Google 


Über dieses Buch 


Dies ist ein digitales Exemplar eines Buches, das seit Generationen in den Regalen der Bibliotheken aufbewahrt wurde, bevor es von Google im 
Rahmen eines Projekts, mit dem die Bücher dieser Welt online verfügbar gemacht werden sollen, sorgfältig gescannt wurde. 


Das Buch hat das Urheberrecht überdauert und kann nun öffentlich zugänglich gemacht werden. Ein öffentlich zugängliches Buch ist ein Buch, 
das niemals Urheberrechten unterlag oder bei dem die Schutzfrist des Urheberrechts abgelaufen ist. Ob ein Buch öffentlich zugänglich ist, kann 
von Land zu Land unterschiedlich sein. Öffentlich zugängliche Bücher sind unser Tor zur Vergangenheit und stellen ein geschichtliches, kulturelles 
und wissenschaftliches Vermógen dar, das háufig nur schwierig zu entdecken ist. 


Gebrauchsspuren, Anmerkungen und andere Randbemerkungen, die im Originalband enthalten sind, finden sich auch in dieser Datei — eine Erin- 
nerung an die lange Reise, die das Buch vom Verleger zu einer Bibliothek und weiter zu Ihnen hinter sich gebracht hat. 


Nutzungsrichtlinien 


Google ist stolz, mit Bibliotheken in partnerschaftlicher Zusammenarbeit öffentlich zugängliches Material zu digitalisieren und einer breiten Masse 
zugänglich zu machen. Öffentlich zugängliche Bücher gehören der Öffentlichkeit, und wir sind nur ihre Hüter. Nichtsdestotrotz ist diese 
Arbeit kostspielig. Um diese Ressource weiterhin zur Verfügung stellen zu kónnen, haben wir Schritte unternommen, um den Missbrauch durch 
kommerzielle Parteien zu verhindern. Dazu gehören technische Einschränkungen für automatisierte Abfragen. 


Wir bitten Sie um Einhaltung folgender Richtlinien: 


+ Nutzung der Dateien zu nichtkommerziellen Zwecken Wir haben Google Buchsuche für Endanwender konzipiert und móchten, dass Sie diese 
Dateien nur für persónliche, nichtkommerzielle Zwecke verwenden. 


+ Keine automatisierten Abfragen Senden Sie keine automatisierten Abfragen irgendwelcher Art an das Google-System. Wenn Sie Recherchen 
über maschinelle Übersetzung, optische Zeichenerkennung oder andere Bereiche durchführen, in denen der Zugang zu Text in großen Mengen 
nützlich ist, wenden Sie sich bitte an uns. Wir fördern die Nutzung des öffentlich zugänglichen Materials für diese Zwecke und können Ihnen 
unter Umständen helfen. 


+ Beibehaltung von Google-Markenelementen Das "Wasserzeichen" von Google, das Sie in jeder Datei finden, ist wichtig zur Information über 
dieses Projekt und hilft den Anwendern weiteres Material über Google Buchsuche zu finden. Bitte entfernen Sie das Wasserzeichen nicht. 


+ Bewegen Sie sich innerhalb der Legalitüt Unabhängig von Ihrem Verwendungszweck müssen Sie sich Ihrer Verantwortung bewusst sein, 
sicherzustellen, dass Ihre Nutzung legal ist. Gehen Sie nicht davon aus, dass ein Buch, das nach unserem Dafürhalten für Nutzer in den USA 
öffentlich zugänglich ist, auch für Nutzer in anderen Ländern öffentlich zugänglich ist. Ob ein Buch noch dem Urheberrecht unterliegt, ist 
von Land zu Land verschieden. Wir können keine Beratung leisten, ob eine bestimmte Nutzung eines bestimmten Buches gesetzlich zulässig 
ist. Gehen Sie nicht davon aus, dass das Erscheinen eines Buchs in Google Buchsuche bedeutet, dass es in jeder Form und überall auf der 
Welt verwendet werden kann. Eine Urheberrechtsverletzung kann schwerwiegende Folgen haben. 


Über Google Buchsuche 


Das Ziel von Google besteht darin, die weltweiten Informationen zu organisieren und allgemein nutzbar und zugánglich zu machen. Google 
Buchsuche hilft Lesern dabei, die Bücher dieser Welt zu entdecken, und unterstützt Autoren und Verleger dabei, neue Zielgruppen zu erreichen. 


Den gesamten Buchtext können Sie im Internet unter|ht tp: //books.google.com|durchsuchen. 


This is a reproduction of a library book that was digitized 
by Google as part of an ongoing effort to preserve the 
information in books and make it universally accessible. 


Google books 


https://books.google.com 


" "- 
I 
- i 
4 ' . " á А » 
EA 
, 4 
“> t , 
9 
А ' * ` 
„4 f ң s 
& i \ > — JA 
v i | ‘ , $ „* 50 
| ш м 
" » = 
л | M. 
LI B А 
e * А ‚ eT P "2B E 
å 7 LI А А A " à h ar 4 ` * A E ; * ч ү 
í * А і * А Е B 9 "Ww i Е “+ a "n T P» “у N.Y | ' 
. | ‚ А 4 1 ke t "Ord t і ‚2 A . ш, =” 1, Y "(ү Ws in, J ` 4 * r 
d Жа м Mm v. MEUM. Hd Ln * AJ Mr E. TA Le EA \ Vor А и Л. н»! са : 
| LI T 4 • , y "f " i N - А à 7 T d y . Г i LM : І | * Jibs І L 4 ^" “#7 < “2 "4 м . 
ГР, Р , i ' - А A! , РА - А г * А 4 d р Jat ^ n. "Tw. | Us 
è M TA. i d П а LI П М E 
LI р è í — b * = be — um i L] * » y "M A , Te 
* ‘ П i i & П , Р ә T Ру i ue 
d | p T E ^ - " 
ы 0 4 11 ү; b ГЫ * D 2 4 - A "n ^ t А, ү! | y ar 4 ME n: ч „= E. 
] 4 "ui f ч Е. 1 . 13 - - An P, ' { å sp 4 е i М 
TM р , , , 3 | - - i i Ы ^ тра —. 
‘ е b ' à . é * t "È (>, 2) » d э . " Е "Ӯ, 7 n K Nr = 
fl | f { "n. x | , " M ё " a К 7 # ЪА * ^d M. vam К A 
Ab T А - * \ P r l' b | E шл, NI, il 
a ul Mw i . : | Pg tT Им, СОТ... 
F 4 | - $ ‘ " > ' nP, 2 ^^ T d" " [ i * i 
' * * Г " * rT , ы j v } ра í , 
ч ' ` 1 J ^ í ‘ ô А," 4, - CM " { 
A "d Р | ; * САРДЕ 0? 
. А - 5» = j 4 - * " y i * P > à 
1 [ , { — г ‘ ! LI ' R ! 19 $ ? ш b \ rd LI b Ма 
у“ % ¢ ' ш i A Р 0 pA | 4 do Р) A7 ‚ 
- ‚ | - ys, O 0 Gee 1. Matan RS v 
L^" » -— А < - = à B І " x , i e L 4- TAL " " al * 4 
m ' 1 k A . i 4 p " Ww 9 nA WW. - AM 
і - * ^ 1 r ^ A T 
~) Д" «№? , * 4 4! " i à ! g T Џ 4, а 2 
i Г À L тч " D " b a в | » А ч «1 } 4 4, si 
é e á 4 i Р L | 1 i * — j Г 4 А A, 7. ы" 
- 2 " 4 4 è E 7 * 
A | ‘ ig ^ 1 4 G t * à 1 4s " T 2 
4 * è é a P a 7 A 1 ү ' = | 18 (^ 
м + je ? Е Ы е +. 4 pd * `^. > grt ^: А 
b " 4 è d * 4 D * j LI - 13 d tei JS 
4 4 LI L] а i \ " П è Ш r Le 
i a n j ' а B A | i * 4 | v L E... "Wy * ur 
© 2 dem “4 — ' ) * i „4 = , =" Ж ? “ "2 а т, 
9 + b 1 ^ * Р i á - е . y ^ ч A tas є ‘ ` 
( 1 4 ‘ è . ч " è LI „ 
Р d ~ ) P Г ( ма EC » N у, ‘ * ^ w^ "ORE 
+ T | | 4 Р. А e c \ +5 T4 < Á ye a = “i 
| +, - е, : , T , | клр” 
| n мы j l i 1 Р 1 4 , à i * r мү — 2 y 
— T ` 2 | * { | en І А «fi = i ЕА": "T n - 
"4 4 - - B d s * 
1 * 1% t , i _^ L] B é AI LI " ^ e " "m " [] m" P е r d "uh E е, E А 
MG тт ' П Y "I J > р" T Е ә А ү - - 10 К 
* = \ A [Т үү { M i pý’ f ь-4 $ s = щ 
t и \ ] i (29 j t " 94 "I ! 
i p | i x â i ї v 
T - T i р " Е! t 4 Р ч 4 E І & € i ES , І A. ai ТА», 
d _ | b < 
p * КЛ " , m TF | , LÀ 5 \ m 'A > pe - 5 А \ . f * ite І ЙА. 
] ' мы ' L И Р i i | е, , - | KY 
1 ЕЗ # - | ‚ > а | rm. І 
7 "Nu * 8 e \ ` "E. 7 4 
| P ae ue < L y т a d | F1 - , E "мы ° Mam r з” E - m. - 
> A ê è í LI 
i «Ф ч M 4 di Á i * Ф L \ l _ ' р Pal à » CM! 2 da. msc TT 
^. ш b " — , » Ш p a . LI в. ] - " 
А, ы ғ i "34 ' / " > P A n Е Р, ^ x 4, qi ' 4 T 


C. А — " i П i dy N 
» о E À А nd " А L " P à Ы - á ' j v ] "3 » " * „а> i П r 
e Ж i | | N M L * i V d e d Noe kG eT 
ж“; "4 " : ae GM ae » А Ae v PR 
b "a i a . Jj ‘ = / Г M Е 2 ы P^ — | 7 ^ - re 1 Tw , 
* 1 * а - Г 1 d Р -) 179" = P n "T4 ©: 
-" m. 4 ' - e p= 
i A " b " А. t * ^ i | Т. 2.9 * 
deed xf ] | А * 4 " P ^ i. + E" à ч K mau NT m 
А rA" T4 Å P , ‚ * D s - i . T! i JE * @ i > 4 ыд 
* AE "T TT А А ‘ es - M H - — 
at [| А! , Iv. i i 1 -— B ij " А = 45 - | 
/ К hii * ‚ | Uv «d M . [75 „эм 
Ж... y P | r | TEAS | 
ЛАШ; к 4 ' m \ : ` 2 Deere V A * 4 
4 М ' ur í та | , ва i ed), r 
ji Y hk Ка н . ” - TC è v e "A 
Р Pee i nn | x A y À ССД o ui 
LI - " - = - 9 
I M Т ' - | ч Т JA i № = 
i 4 iJ a ~ E g^ 
f 1 P ‘ D * g „ А 8 , 2 . \ 14 “у? 
! i T b ^ ? L | , E — ' aJ B 
E * 
EX - 
| . M | — 
| „Мур e 
7 as Win Paf 


„ 


%% oo - 


— 
poat 


= 


== 


F 


t 


Digitized by Google 


— — — M —€—À — 


THE 


Index to the Electrical Review 
January 7th, 1921. 


— YT — we 


Index to the Electrical Review., 


January 7th, 1921. ш 
РА ’ mS > 
4 " | 
e 


=. Ce 


* Index to the Electrical Review 
i January "th, 1921. 


THE 


ELECTRICAL REVIEW. 


Vol. LXXXVII. 
JULY 2 — DECEMBER 31, 1920. 


LONDON : 


THE ELECTRICAL REVIEW, LID., 
4, LUDGATE HILL, E.C. 4. 


ES 
EUM 


a. 4 


Index to the Electrical Review, 


January 7th, 1921. 


ewe. 


London: 


PUBLISHED BY THE PROPRIETORS, 


AT t. LUDGATE HILL, Е.С. 4. 


. 


JANUARY 7, 1921.] 


THE ELECTRICAL 


REVIEW - INDEX. 


— . — . — .. .. — — 


INDEX. 


Last of ub - ka a dinge: —AvTHORS, BANKRUPTCY PROCEEDINGS, City Notes, CONTRACTS CLOSED AND OPEN, CORRESPONDENCE, INSTITUTION AND LECTURE Notes, LEGAL, 


LIGHTING AND PowzR Norzs, LiquipaTions, NEW Companigs, NEW ELECTRICAL Devices, FITTINGS AND PLANT, OBITUARY, OFFICIAL RETURNS, 


Notes, Reviews, TELEGRAPH Norks, TELEPHONE Notes, Tramway NOTES 


ДАР Э Artificial, 852 


Accidents, Industrial, 437 

Accidents, London street, 309 

Accidents, Prevention of railway, 853 

Accountants, The Institute of Cost and 
Works, 622, 655 

Accumulator works, Lead poisoning in, 
2450 =” 


Accumulators, The efficiency of lead, 
Ьу T. E. Green, 168 
Advertising Exhibition, The  Interna- 


tional, 719, 750 
A.E.G., The, 44, 239 
Aero Exhibition, The, 74 
Aero-navigation lights, 736 
Aeroplanes, British magnetos on, 492 
Agreement, Electrical wages, 205, 251 
Agreements with local authorities, 
Electric supply, 834 
Agriculture, Electricity in, 466; by R. 
E. Neale, 906, 337 
Air Conference, 120, 404, 603 
Vir, Power from the, 81 
\їсоһо1 from  coke-oven gas, 
covery of, 201 
Alignment pins, by A London Foreman, 
300 


The re- 


Alloy secret, New, 756 
Allovs, Magnetic and electrical. proper- 
ties of iron nickel, 4 


Alternating current systems, Supply 
pressure on, by R. J. Н. Beaty, 
297 ' * е 

Alternating current track — circuiting, 


by L. H. Peter, 253, 283 
А.С. mercury arc, А new, 214 
А.С. mercury-vapour lamp, 821 
Aluminium, Neuhausen, 433 
Aluminium, Nickel-plating, 499 
Aluminium production in Germany, 398 
Aluminium, Swiss, 600 
Amalgamated Engineering Union, The 
E.T.U. and the, 141 
Amalgamation of electrical enterprises 
in Japan, Government, 212 
Amalgamation, "rade union, 749 
American Bosch developments, 400 
American business methods in Holland, 
108 
American engineering societies, Fede- 
rated, 395 
American foreign trade, 461 
American tramway rails for Australia, 


336 
Ammeters, Notes on the temperature 
compensation of moving coil, by 


F. T. Chapman and A. T. Morris, 
313 . 
Ampere-hour meters for use on electric 
vehicles, 788 
Anglo-American exchange of students, 
147 
Anglo-German arbitral tribunal, 689 
Anti-dumping Bill, 527, 622 
Antipodes, Edaism in the, 162 
Apprentices, The training of, 115 
Apprenticeship scheme, | Barnsley, 
Apprenticeship system, The, 131 
Arbitral tribunal, Anglo-German, 689 
Arc lamp, А new projector, 467 
Arc, The helium, 608 
Are welding, & theory of metallic, 
Argentina, Wireless telegraphy in, 
Argentine Republic, Trade with 
441, 782 
Armature construction, The mechanical 


532 


350 
245 
the, 


details of. d.e., by “& London 
Foreman,” 515 
Armistice, A new. 418 


in, 590 
852 


Arctic Canada, Oil 
Ariifudal abrasives, 
Artificial coal, 628 
Artificial daylight, 819 

Assessments, Income tax and employés’, 

448 
Atkinson, LI. B., 584 
Australia: A critical market, 473 


Australia, American tramway rails for, 


336 
Australia and research, 726 
Australia and trade with Germany, 89, 
590 
Australia, Diesel engines in, 304 
Australia, Electric coal cutters in, 236 
Australia, Electrolytic smelting in, 590 
Australia, Engineering wages in, 433, 
782 
Australia, English Electric Co., in, 44 
Australia, Import trade of, 807 
Australia, Mails to, 44 
Australia, Manufacture of telephones 


impracticable in, 336 


Australia, Saturday work in, 398 
Australia, Standardisation in, 288 


Australia, Trade and industry in, 589 

Australia, Trade with, 688 

Australia, Wire manufacturing in, 440 

Australian criticism of British electrical 
manufacturers, 397, 451 

Australian. electrical manufacturing, 
141, 336, 368 

Australian iron and steel works, 399 

Australian labour, 335, 399 

Australian lead mines, 846 

Australian trade, 237, 689 

Australian tramways and the duty on 
rails, 174 

Austria, Bank for trade with, 317 

Austrian-British debts, 597 

Austrian companies, 12 

Austrian property, 590 

Austrian railway electrification, 335 

Authorities, Joint Electricity: West of 
England, 93 

Authorities, The responsibilities of road- 
way, 204 

AUTHORS— 

Allcock, H., on Decimal coinage, 347 

t“ Anode,” on Leaves from an in- 
spector's notebook, 155. 331 

Austin, E., on The Electrification of 
laundries, 647; on Shop lighting, 


4 

Ball, W. V., on Increase of Rent Act 
and business premises, 153 

Beard, J. R., on Post-war conditions 
and developments, with particular 
reference. to. the electricity supply 
industry, 668 

Beaty, R. J. H., on Supply pressures 
on alternating current systems, 
297 

Beauchamp, J. W., on Tariffs 
domestic electricity service, 71 

Bekenn, C. F., on The application ol 
turbine-pumps to water supply, 

0 


Bury, E., and Hutchinson, A., on 
Electrostatically cleaning blast- 
furnace gas, 391 . 

Carlisle, C. Gu on Electric steels, 477 

Chapman, F. T., and А. T. Morris, 
on Notes on the temperature con- 
pensation of moving-coil amme- 
ters, 313 

Clegg, A., on Coal records, 455; on 
Caleulating machines applied to 
the electrical industry, 648 

Cole, C., on Technical education, 602 

Dalrymple, J., on Repairs and de- 
preciatign in relation. to capital 
and revenue, 475 

Dawson, Sir P., on Electric 
way contact. systems, 359 

Desch, C., on Ductile tungsten, 294 

Dickson, G. T., on Motor starting 
and controlling gear, 186 

Dixon, W., on Electrification of the 
Ebhw Vale Co.'s works and col- 
lieries, 425 

Drysdale, C. V., on Modern Marine 
problems, 379, 409, 442 

Laldington, Prof, . S., Presidential 
address at the B.A., 266 


for 


rail- 


|l s3), C j 4 
| 


AU ENOKS--continued 
Eccles, Dr. W. H., on Wireless tele- 
graphy, 827 
“Е, II. S., on Standardisation in 
Germany, 529 
** Electrode,” on Electric welding, 356 
Evenden, J. S., on The quainy ol 
industrial coal supplies, 835 
А. P,” on A push-button lift 
installation, 188 
Fell, A. L. C., on Operating costs: 
Power expenses, 441 
" Femina," on The power ol 
paganda, 420 
Field, S., on Electrolytic zinc, 294 
Gillin, C. A., on The design of dis- 
tributing networks, 6 
Goodwin, H., and A. R. Smith, 


wg. 


pro- 


on 


$ The design of a super-power sta- 
tion, 25 

Grant, L. C., on Harmonics 

trouble and neutral earthing-- 


General considerations, 230 

Green, T. E., on The efficiency of 
lead accumulators, 168 

Harrison, H. T., on Street lighting, 
601 

Haworth, H. F., 
electrolytes, 126 

Henderson, J., on Circulating current 
connections for delta-star trans- 
formers, 203 

Higham, Councillor, and P. 
on Tramway fares, 361 

Hodgson, E. S., on Industrial psycho- 
logy, 266 

Horsfield, R. I., on Repairs and 
depreciation in relation to capital 
and revenue, 475 

Howe, Prof. G. W. O., on The 
efficiency of transmitting acrials 
anu the power required for long- 
distance transmission, 377 


on Resistance of 


Priestley, 


Hutchinson, A., and E. Bury, on 
Electrostatically cleaning blast- 
furnace gas, 391 

Hutton, F. 4 on Improvements in 


motor cars: Electric lighting and 
starting, 41; on The Crown mag- 
netic motor car, 679 

Imperial, on Pulverised coal and 
colloidal fuel, 825 

Ingham, E., on External wasting of 
fuel economiser pipes, 424 

Jenkin, C. F., Presidential 
at the B. M., 265 

Jockel. I.. Marshall, on Electricity 
supply developments and national 
fuel conservation, 484 

Карр, К. O., on Extra-high-tension 
distribution by underground cable, 
793 

Kennedy, R. W., on Synthetic insu- 
lating materials. Artificial -iIk 836 


address 


lec, Prof. F. C., on Ihe testing of 
materials at high temperatures, 
377 3 

Lee, I.. R., on Maintenance insula- 


tion tests on electric cables, 154 
" London Foreman,“ on Clamping, 


turning, and re-turning commu- 
tators, 196; on Alignment pins, 
300; on The mechanical details 


of d.c. armature construction, Slo 


MacBean, D., on Outdoor e.h.p. 
transformers, 504 

MacGregor-Morris, Prof. J. T., on A 
portable direct-reading® anemome- 
ter for the measurement of venti- 
lation of coal mines, 349 

“Mechanolectric,” on Large 
penerator failures, 709 

Mellinby, Prof. А. I.. and W. Kerr, 
on Steam — action in simple 
nozzles, 347 

Moffett, F. J., on The 
machine shops, 826 


turbo- 


liphsings of 


* 


+ 


I 


37035 


RAILWAY 


AUTHORS- continued, 
Moore, R. W. E., and Е. D. Newe 
bury, on U. S. X. standard practice 
in voltage ratings, 486 5 
Morris, А. T., and F. T. Chipman, 
on Notes on the temperature com- 
pensation of movingr-cotll.— amme— 
ters, 313 
Neale, R. E., on Electricity in apri- 
culture, 466. 506, 537 
Newbury, F. D., and R. W. E. 
Moore, on U.S.A. standard. prac- 
tice in voltage ratings, 486 
Peter, L. H., on Alternating current 
track circuiting, 253. 283 
Pilcher, R. Stuart, on Ihe future of 
capital expenditure, 476 
Raymond-Barker, E., on Submarine 
cable telegraphy, 164, 217 
Ree, J., and J. Scott-Tapyart, on An 
ordinary triode used as а nega- 
tive resistance. oscillator, 602 
Rich, T., on The University of Gre- 
noble, 3; on Notes on trade- 
marks, 185; on Electricity in the 
German army, 299, 348, 411 
Robinson, T. V., on Power station 
design in relation to thermal eti- 
ciency, 30 
Sanford, E. G., on A large totally- 
enclosed dynamo, 612 
Sclar, D., on The measurement ol 
power factor, 677 
Scott-Tappart, J., on A double anode 
vacuum-tube, ace. rectifier, and 
wireless transmitter, 298 
Scott-Tappart, J., and J. Ree, on Ап 
ordinary triode used as à nega- 
tive resistance oscillator, 602 
Shaughnessy, E. II., on А new wire- 
less call signal, 68 
Smith, A. R., and H. Goodwin, on 
The design of a super-power sti- 
tion, 25 
Snell, C. E., on The function of the 
e earth in the transmission of elec- 
tricity, 421 
Stansſield, J. J. H 
Не: Insurance 
rates Of contributions 
fits, 10; on Extension 
ployment insurance, 555 
Stevens, T., on Severn tidal power : 
An appreciation, 708 
Stubbings, G. W., on Some notes on 
metering devices used in connec- 
tion with taritfs penalisings low 
power faetor, 402, Wo; on Some 
notes on charging for wattless 
current, 634 
Sylvester, C., on Meter work in an 
electricity supply system, 228 
Yowlson, J. T., on The design of 
lifting tackle, 69; on Savings the 
сом, 231; on Line | shifting, 
couplings, and journal seats, Sho 
Turnbull, C., on Power factor, 268, 
ooo, 811 
Turner, Prof. II. 
Perry, 211 
“Voltman, on 


. on National 
Act, 1920. New 
and bene- 
of unem- 


H., on Prof. J. 

Hints about house 
bells, 197; on A few domestic 
electrical inventions,“ 309: on 
Home lighting economies, 836 

Wells, H. II., on Lubrication 
the germ process, 294 

Wood, L. E. on Water-power de- 
velopment, 89 

Woodhouse, W. II., on The distribu- 
поп of electricity, 710, 766, 775, 
кэз, 854 

Wordingham, C. II., on Distribution 
pressures for domestic supply and 
the cheapening of house. wiring, 
Зэ? 


ae 


and 


Automatic generating station, Au, 24» 


Ж m 1 


Automatic power : A wonderful in- 
vention,’ 181 

Automatic street lighting, 142, 302 

Automatic sub-stations, 990 

Automatic train control, 342, 466, 594 

Aviation, Civil, 820 

Awards, National, 66 

Awards of the Whitley Councils, The, 
6348 

„ X. W. b.“ welded steel construction, 
685 

Aylesbury, Extensions at, 200 


B*** for trade with Austria, 317 


Нахкиггтсу PROCEEDINGS— 
Bonner, G. E., 334, 748 
Grown, D. X., 717 
Carr, O., 686 
Channon, A. E., & Co., 813 
Clones, E.. 388, 717 
Dennell, W., X Co., 270 
Davis, N., 55 
Elam, Walton & Co., 13, 110. 237 
Finch, A. S, & E. D. Hawker, 620 
Harrison & Son, 2025, 588, 693, 748 
Hawker, E. B)., & X. S. Finch, 620 
Hayman, €. J. I. 173, 205 
Hodson & Newman, 44, 77. 686 
Jagger, J., 1%, 205, 237, 430, 845 
Kershaw & Wood, 237, 270. 3034, 491 
Lavton, J. W., 748. 779, 813, 845 
Leser, G. W., 588, 653 
Lewsles, J. W., 44 
MeCl-Hand De Bingham, T., 620 
Меннен, A. N., 140, 173, 270, 395 
Mellon, II., 110, 173. 385 
Monson, H. J. 620, 717 
Palmer, A. 8., 395 
Pordes, Bernard, 44. 558 
Skinner, J., 525, 558, OMM, 779 
Smith, W. T., 303. 366, 588 
Symons, J. J. (Zodiac Peerless Elec- 

trie Lamp Со), 334, 3, 4.. 

Thomas, B. E., 140, 173. 300 
‘Thomson, J. C., J88, 620, 748 
‘Turner, H., 395, 430, 929 
Ward, W. II. S., 388. 620. 653, 779 


Barnsley apprenticeship scheme, 532 

Barrage, the proposed Severn, 713. 
725, 726, 762, 788 

Batteries, German dry, 400 

Bti-Wallahs' Society, The, 498 

Battleships, Electrically driven, Bad 

Bauxite, British, 725 

Bauxite exports, French, 719 

Bauxite mining in Germans, 431 

Belgian companies, New, 108. 143, 303, 
368, 461, 589, Goo, 749, 5814, 846 

Belgium recovering, 271 

Belgium, The German in—again, 175 

Bells, Hints about house, by “ло 
man," 197 

Belting, A new, 78) 

Belts, Static eleciricits in, 820 

Benevolent Fund, Institution of Elec- 
trical Engineers, 474 

Benevolent Institution, 
Trades, 628, 728, 756 

Benevolent Instituiion, Annual Festival, 
Electrical Trades, 830, 802 

Bethlem Hospital X-ray department, 
532 

Bill, Antidumping., 527, 622 

Bill, Minimum wages, 622 

Bill, The new Electricity Supply, 787, 
воз 

Billingham housing scheme, 552 

Birmingham Electric Club, 310, 374 

Birmingham, Engineers? clubs for Lon- 
don and, 812, 8334. кл 

Birmingham Fair, 1921, The, 461 

Birmingham — Health ENhibition, 157, 
173 

Birmingham, Sleepered track at, 169 

Black-list, A trade, (23 

Blast-furnace gas, Electrostatically 
cleaning, by А. Hutchinson and E. 
Bury, 30 

Blindness, Electrical treatment for, 404 

Blue-print?, Why the, 199 

Boiler furnace, Phe * turbine," Ni 

Rollers in Sweden, Electric, 229 

Boilers, Mercury-vapour turbines and, 
520 

Bombay Electrical Vehicle Co., New, 
BAG 

Bosch developments, American, 400 

Bradford Corporations double-deck rail- 
less car, 761 

Bradford, The English Electric Со.» 
Phanix Works, 57 

Brazil, Report on, 175 

Brazilian. tax on foreign companies, 141 

British Association, 227, 290, 264, 292, 
345, 377 

British bauxite, 125 

British business methods in Switzer- 
land, 719 

British Chamber of Commerce for Italy, 
688 

British Chamber of Commerce for 

Switzerland, 561 

British Chambers of Commerce in 
China, 629 

British Columbia, Steel industry in, 5907 

British Electrical and Allied Industries 
Research Association, 797 

British Electrical Development Associa- 
tion (Inc.). Annual luncheon, 806 

British electrical manufacturers, Aus— 
tralian criticism. of, 397, 451 

British Empire Exhibition, The, 390, 
590 

ки firms, British contracts for, 19 

ritish Industries Fairs, 108, 339, O23, 


Electrical 


{HE ELECTRICAL 


British Industries, The Federation of, 
719 

Birtish Insulated cable dispute, 304 

British magnetos, 542, 561 

British mognetos on aeroplanes, 492, 


542, 501 
British manufacturers in South Africa, 
13 


British Manufacturers? Representatives' 
Association of South Africa (Ine.), 
720 

British Motor Cycle and Cycle Car Re- 
search Association, 604 

British railways, Tbe electrification of, 
474 

British Science Guild, 46 

British standard cooking range, 263 

British Thomson-Houston fittings, 481 

British water power, 18, 34, 58 

Broken Hill strike, 46 

Bronze, A new, 756 

Brushes on interpole generators, Shift- 
ing, 467 

Brussels Commercial Fair, 1921, 779 

Buried cables, The heating of, 801, 841 

Business methods in Holland, American, 
108 

Business methods in 
British, 719 

Business premises, Increase of Rent 
Act and, by W. V. Ball, 193 


Switzerland, 


Cee drums, 492 


Cable factors, А Polish, 773 

Cableemakers’ strike ballot, 111 

Cable telegraphy, Submarine, by E. 
Raymond-Barker, 164, 217 

Cabte workers! wages, 176 

Cables, French“ Leader, 532 

Cables, Maintenance insulation tests on 
electric, by L. R. Lee, 154 

Cables, New York “ Leader," 532 

Cables, The heating of buried, BOL, 841 

Calculating machines applied to the 
electrical industry, by X. Сери. 

Call signal, А new wireless, by E. H. 
Shaughnessy. 68 

Camera, Submarine, 30 

Canada, Conduits and fittings for, 328 

Canada, Notes from, $55 

Canada, Oil in Arctic, 590 

Canada, Plug standards in, 398 

Canada, ‘The electrical apparatus in- 
dustry of, 124. 243 

Canada, The trade of, 123, 623 

Canada, Trade with, 460, 597, 623, 654, 
720 

Canadian contracts, 109 

Canadian national electric code, A pro- 
posal for a, 368 

Canadian telephone requirements, Wes- 
tern, 142 

Canal improvements, 558 

Canals, Decontrol of, 188 

Саре Town electrical dispute, 64. 194 

Capital augmentations, German, 346 

Car, Bradford Corporation's double-deck 
railless, 761 

Саг шир, “ Lamlok ” rings for, 538 

Cardiff exhibition, A, a26 

Cement, Portland : British standard 
specification, 536 

Centralising British research, 820 

Chamber of Commerce, International, 
Tol 

Channel tunnel, The, T24, 736 

Charges, Pelephone, 439 

Charging for wattless current, Some 
notes on methods of, by G. \\. 
Stubbings, 634 

Chemistry of colloids and some indus- 
trial applications, The physics and, 
652, 703 

Children in industry, 839 

Chile, The demand for electrical goods 
in, 398 

China, 225 

China, British. Chambers of Commerce 
in, 629 

China. German commercial activity in, 
44, 526 

China, Import trade of, 490 

China, The demand for machinery in, 
110 

China, Trade with, 655 

China, Western Electric Co.'s Exhibi- 
tion in, 526 

Chinese Exhibition, А, 336 

Chinese students and 
trade, 238 

Christiania developments, 757 

Church lighting. 660 


international 


Circulating-current connections for 
delta-star. transformers, by J. Hen- 
derson, 203 | 


City NorES-— 

Aberdeen Suburban Tramways Co., 
248 

Adelaide Electric Supply, 279 

A E.G. The. 376, 695, 790 

‘Altrineham Electric Supply, 663 

Aluminium Corporation, 23, 33 

Amalgamated Wireless (Australasia), 
299 

Amazon Telegraph Co., 63I 

American Telephone & Telegraph Co., 
343 

American Westinghouse Co., The, #7 

Anglo-American Telegraph Co., ээ, 
535 

Anglo- Argentine ‘Tramways Co., 0d. 
471, 791 

Anglo- Portuguese Telephone Co., 25 
52, 86, 631 


REVIEW INDEX. 


City Nores—continued 

Armstrong, Whitworth, sir W. G., 
and Co., 471 

Aster. Engineering Co., 631 

Auckland Electric Tramways Co., 440, 
470, 203 

Australia, 184 

Austrian. Brown-Boveri Works, 999 

Austrian. companies, 190 

Automatic Telephone Australasia), 999 

Avery, W. & r., 850 

Babcock & Wilcox, 567 

Barbados Electric Supply Corpora- 
tion, 727 

Barnsley & Distrist Electric. Traction 

Co., 119 

Belgian Electric Cable & Rubber 
Works, 631 

Belgian Investment Co., 599 

Bell Telephone Co. of Canada, 47), 
855 А 


Birmingham District Power & Trac- 
tion Co., 55, 119 

Bombay Electric. Supply & Tramways 
Co., 87, 118, 599 

Bournemouth & Poole Electricity Sup- 
ply Co., 151 

Brampton Brothers, 535 

Brazilian Traction, Light & Power 


Co., 87, 343 
Brightside Foundry & Engineering 
Co., 


Brisbane Electric Tramways Invest- 
ment Co., 967, 695 

Bristol Tramways & Carriage Co., 
184 

British Aluminium Co., 407 

British Columbia Electric Railway 
Co., 248 

British Columbia Telephone Co., 22 

British Electric Traction Co., 22. 34 

British Insulated. & Helsby Cables. 


375 

British Mannesmann Tube Co., 727, 
159, 791 

British Thomson-Houston Co., 87. 
118, 183 


British Vacuum Cleaner Co., 823 

Brompton & Kensington Electricity 
supply Co., 215 

Brotherton Ediswan Tubes & Con- 
duits, 87 

Browett, Lindley & Co., 440 

Bruce, Peebles & Co, 375 

Burmah Electric Tramways & Light- 
ing Co., 759 

Сакина Electric Supply Corporation, 
375, 599, 696 

Calcutta. Tramways Co., 535 

Calgary Power Co., 376 

Callender's Cable & Construction Co., 
55 

Callender's Share & 
Trust, 727 

Canadian General Electric Co., 311, 


Investment 


Cape Electric Tramways, 695, 759. 

Cape Town Consolidated Teamways 
and Land Co., 791 

Castner-Kellner АКАН Co., 739 

Chadburns (Ship) Telegraph Co., 727 

Charing Cross, West End & City 
Electricity Supply Co.. 154 

Chatham & District Light Railways 
Co., 15 

Chelsea Electricity Supply Co., 151 

Chile Telephone Co., 85, 151, 791 

Chloride Electrical Storage Co., 61 

City of Buenos Ayres Tramways Co.. 
184. 599 

City of London Electric Lighting Co., 
311 

Clarke, Chapman & Co., 811 

Claude Hamilton, 376 

Clontarf (Dublin) & Hill of Howth 
(Electric) Tramrogl Со, 87 

Clyde Valley Electric Power Co., 215, 
2 

Companies struck off the register, 87, 
407, 535, 799 

Constantinople "Telephone Co., 727 

Cordoba Light, Power & Traction 
Co., 470 

County of London Electric Supply 
Co., 215 

Coventry Chain Co., 791, R55 

Crompton & Co.. 23. 55, 85. 823 

Cuba Submarine Telegraph Co., 471 

Danish Sicmens-Sehuckert Works, 
The, 471 

Davis & Timmins, 279 

Direct Spanish Telegraph Co,, 23. 343 

Direct. United States Cable Co., 003, 
545 

Direct West India Cable Co., 407 

Drake & Gorham, 567, 631. 855 

Dublin United Electric Tramways 
Co., 

Dumbarton Burgh & County Tram- 
wars Co., 407 

Dundee, Broughty Ferry & District 
Tramways Co., 471 

Dutch Companies, 247. 695 

Eastern Extension, Australasia and 
China Telegraph Co., 407, 759, 
822, 824 

Eastern. Telegraph Co.. 375, 759, КЗ, 
R24 

Edgar Allen & (o. 2 

FEdmundsons? Electricity Corporation, 
55, 

Klectrie Construction Co., 6% 

Electric Supply Сө. of Victoria, 967 

Electric Supply Corporation, 304, 535 

Electrical Distribution of Yorkshire. 
184 

Electrical Supplies (Liverpool), 727 

Electrical Utilities Corporation, 5353 

Ejectro-Bleach & By-Products, 2. 2 
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Electrolytic Zinc Co., of Australasi ze 
593 


Ericsson's Mexican Telephone Co- 


23 

Erinoid, 539 

Evered & Co., 55 

Ever Ready Co. (Great Britain), 663 

Fellows Magneto Co., 9 

Ferranti, 759, 790 

French Companies, 22, 86, 199, 247. 
312, 343, 396, 407, 503, 823. 804 

Fuller's United Electric Works, 80 . 
119, 759 

General Electric Co., 23, 52, 84 

General Electric Co. (U.S.A.), 663 

German Companies, 149, 183. 406, 
503. 599, 823, 855 

German Transmarine Electricity Co., 
183 

Globe Telegraph & Trust Co., 2, 92, 
375, 727 

Great Northern Telegraph Co., ol 
Denmark, 83, 183 

Guildford Electricity Supply Co., 343, 


Wi 
Halifax & Bermudas Cable Co., 407 
Henley's, M. T., Telegraph Works 
Co., 279 
Hong Kong Tramway Co., 184 
Imperial Tramways (o., 22 | 
Indian Electric Supply & Traction, 


63 

India-Rubber. Gutta-Percha. & Tele- 
graph Works Co., 23, 791. 854 

Indo-European Teleira yh Co., 535 

International Light & „wer Co., 999, 
663, 824 

Italian Pirelli Co,, 343 

Kalgoorlie Electric Tramways, З 

Kaministiquia Power Co., B6. 507 
824 | 

Kensington & Knightsbridge Electric 
Lighting Co., 151 

Killorglin Electric Light & Power 
Co., 47 

Lanarkshire Tramways Co., 151 

Lancashire Dynamo & Motor Co., 791 

Lancashire Wire Co., 471 

Lima Light, Power & Tramways Co., 
55, 375 А 

Liverpool. Overhead Railway Co., 190 

London Electric. Railway Companies, 
86 

Mackay Companies, 375 

Madras Electric. Tramways (0904). 
375 

Major & Co., 55, 471 

Manila Electric Railroad & Traction 
Corporation, 379, 824 

Mansfield & District. Tramways Co., 
215 

Manx Electric Railway Co., 823 

Marconi International Marine Com- 
munication Co., 824 

Marconi Wireless Telegraph Co., 21, 
N24 

Marconi Wireless Telegraph Co., of 
Canada, 151, 999 

Mather & Platt, 86, 151 

Melbourne Electric Supply, 279 

Metropolitan Railway Co., 150 

Midland Electric Corporation for 
Power Distribution, 407 

Monte. Video Telephone Co., 599, 623 

Montreal Tramways Co., 507 

Nairobi Electric. Power & Lighting 
Co., 375 

National Electric Supply Co., 87 

National Gas Engine Co,, 184 

National Telewriter Co., 631 

Newcastle-upon- Tyne Electric Supply 
Co., 311 

New General Traction Co., 2 

North. London Railway Co., 18% 

North Melbourne Electric “Tramways 
and Lighting Co., 567 

North. Wales Power & Traction Co., 
855 

Norwegian Nitrate Companies, 855 

Norwich Electric Tramways Co., 548 

Oldham, Ashton & Hyde Tramways 


Co., 903 
Oriental Telephone х Electre Co., 
503 


Oxford Electric Co., 407 

Para Electric Railway» & Lighting, 
279 

Parsuns Marine Steam Turbine Cos 
504 

Pernambuco Tramways & Power Co., 
87, 119 

Peterborough Electric Traction Co. 
22 


Petters, 696 

Pope's Wire Lamps, 535 

Power Gas Corporation, 699, 791 

шерын 22, 55. B6. 119. 151. 
215. 375, 57. 631, 663, 60, 7 
759, 791. 824 

Reduction of capital, 855 

Rees Roturbo Manufacturing Co., , 
695 

Richardsons, Westparth & Co., 791 

Rushden & District Electric Supply 
Co., 471 

St. James's & Pall Mall Electric 
Light Co., 119 

Shanghai Electric Construction Co., 
44) 

Shawinigan Water & Power Co., 22, 
RG, 407. 824 

Shropshire, Worcestershire & Stafford. 
shire Electric Power Co.. 87 

Siemens Brothers & Co., 631 

Simms Motor Units (1920), 23 

Singapore Electric Tramways Cos 
631 

Smits Transformer Works. 599 

Societé. Suisse pour Industrie Ele 
trique at Glarus, 631 
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South African Carbide & By-Products 
Co., #55 
South London Electric Supply Cor- 


poration, 343 

South Metropolitan Electric Light and 
Power Co., 248 

Southern Brazil Electric Co., 471 

Spanish Companies, 248, 375 

Stewart & Lloyds, 312 

Stock Exchange Notices, 23, „ 7. 
119, 150, 183, 215, 248, 279, 311, 
343. 375, 407, 304, 535, 567, 631, 
063, 695, 727, 791, 824, 855 

Stone, J., & Co., 407 

Stothert & Pitt, $07, 503 

Strutford-on-Avon Electricity Co., 149 

*uybinersible Motors, 695 

Swedish Companies, 031 

Swedish Luth. & Rosen Co., 23 

Swiss Brown Boveri Co., The, 279 

Swiss Companies, 470 

Taunton Electric Traction Co., 23 

Tees Power Station Co., 791 

Telegraph Construction & 
ance Co., 87 

чы a Manufacturing Co. (1920), 

Tokio Electrical Co., 183 

Tottenham District Light, Heat and 

| Power, Co., 215 

Trafford Wark Estates, 535 

Tyneside Electrical Development, 279 

United. Electric Tramways Co., ol 
Caracas, 631 

United Electric Tramways of Monte- 
video, 21 

United River Plate Telephone Co., 
535, 567 

Urban Electric Suppl 

Venezuela Telephone 
pliances Co., 727 

Vera Cruz Electric Light, Power and 
Traction Co., 215, 247 

Vickers, 312, 854 

Victoria Falls & Transvaal 
Co., 23, 343, 407, 470, 855 

Ward & Goldstone, 118 | 

Waste Heat & Gas Electrical Generat- 
ing Stations, 248 

Wavgood-Otis, 22, 823 

West African Telegraph Co., 791 


Mainten- 


Co., 855 
(C Electrical Ap- 


Power 


Western. Power Corporation, 86 
Western Telegraph Co., 343, 376, 759, 
823 - 
Westinghouse Brake & Saxby Signal 
Co., 791 

Westinghouse Electric Manufacturing 
Co., 695 

Westminster Electricity Supply Cor- 
poration, 


White, J. G., & Co., 22, 54 

Yates & Thom, 696 

Yorkshire Electric Power Co., 183 

Yorkshire (West Riding) Electric 
Tramways Co., 759 

Yorkshire (Woollen District) Electric 
Tramways, 87 

Zurich Bank for Electrical Undertak- 
ings, 311, 406, 470 


Civil aviation, 820 


Civil Engineers and salaries, The In- 
stitution of, 179 

Claims against Mexican Government, 
260 


Classification of engineers, 572 

Clocks, Electrically-wound, 414 

Coal and colloidal fuel, Pulverised, by 
Imperial,“ 825 

Cou, Artificial, 628 

Coal-cutters in Australia, Electric, 236. 
692 

Coaleutting machines, 756 

Coal getting by machinery, 499 

Coal mine regulations, 212 

Coal miners! strike, 271, 304, 310, 337, 
573, 590, 597, 622 

Coal mines, Irish, 19 

Coal records, by А. Clegg, 455 

Coal-stack temperatures, Measuring, 
498 

Coal strike and electricity supply un- 
dertakings, The, 528, 560 

Coal supplies, The quality of industrial, 
by J. S. Evenden, 835 

Coal, The economic selection of, 596 

Cockerill works reorganisation, 729 

Code, A proposil for a Canadian 
national electric, 368 

Coils, Repairing motor, 180 

Coincidence?) An unfortunate, 

Coincidence ? Relation or, 820 

Coke-oven jas, The recovery of alcohol 
from, 201 

Colloidal fuel, Pulverised coal and, Ьу 
Imperial.“ 825 

Colloids and some industrial applica- 
tions, The physics and chemistry of, 
116, 652, 703 

Commercial depression, Japanese, 815 

Commercial Fair, 1921, Brussels, 779 

Commercial Motor Exhibition, Fhe, 310, 
517 

Commercial travellers in Denmark, 687 

Commercial travellers" union, A, 750, 
8602 

Commissioners. The work of the Elec- 
tricity, 208 

Committee appointed for the investiga- 
tion of fuel economy, 346 

Communications, The importance of 
Empire, 195 

Commutator construction, Novel, 500 

Comniutators, d.c.: Clamping, turning, 
and  re-turning, by “A London 
Foreman," 196 

Company law in Greece, 780 

Comparator, А dynamometrical, 405 

Compensation, Workmen's, 130 

Competition, Essay writing, 729 


674, 706 
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Competition in the electrical trades, 
German, 769 
Compulsory supply, Small undertakings 
and, 323 
Conductivity in selenium, 
and electrical, 360 
Conduits sad fittings for Canada, 528 
Conference, 1920. Air, 404, 003 
Conference, Internacional iade, 688 
Congress, Trade Union, 303 
Constitution of the elements, 629 
Contact systems, Electric railway, by 
Sir P. Dawson, 59 
Contract. conditions, 397 
Contract, Relief from onerous, 802 
Contracting industry, National agree- 


Illumination 


ment оп electrical Wages in the, 
251 
Contractors’ Association, Electrical 


suburban, 613 
Contracts, Canadian, 109 


Conrracts CLoskb— 

Aberdare, 210 

Aberdeen, 659, 750 

Aldershot, 786 

Australia, 49, 340, 374, 437, 465, 331, 
593, 627, 659, 723 

Automatic telephones, 49 

Avlesbury, 850 

Rarnes, 146, 437, 563 

Barnstaple, 593 

Basingstoke, 210 

Batley, 497 

Battersea, 564, 819 

Bedford, 81 

Belgium, 16, 49, 81. 
N. 0 

Birkenhead, 563, 735 

Blackburn, 210, 374 

Blackpool, 593, 627 

Bolton, 115, 340, 497. 563 

Bradford, 81, 146, 374, 497, 363. 786, 
850 

Bridgwater, 275 

Bridlington, 340 

Bristol, 627 

Bury, 49, 755 

Canterbury, 210 

Carlisle, 115 

Colchester, 275 

Dartford, 17, 210, 497 755 

Darwen, 34l, 750 

Derby, 465, 723 

Doncaster, 497, 786 

Dublin, 819 

Dundalk, 465 

Dunder, 49. 755, 786 

Edinburgh, 465 

Exeter, 40 

Folkestone, 178 

Gillingham (Kent), 403 

Glasgow. 17, 242 

Glossop, 786 

Gloucester, 146 

Government contracts, 17, 
437. 563. 724, 851 

Grantham, 115 

Great Yarn outh, 178 

Hackney, 146 

Hammersmith, 437, 564, 819 

Highworth, 341 

Hoddesdon, 308 

Hythe (Kent), 364, 593 

Italy, 723 

Leeds, 147, 465 

Liverpool, ВІ, 115, 179, 210, 341, 755 

London, 17, 4". 115. 146, 179, 437, 
465, 497. 564, 593, 627, 692, 723, 
755, 786, 819 

Malvern, 81 

Manchester, 49, 210, 341, 627, 723 

Melbourne, 49, 437, 330 

Middlesbrough, 531 

Monaghan, 179 

Newport (Mon), 403 

New South Wales, 437 

New Zealand, 242, 341, 627 

Northampton, 81 

Norway, 374 

Perth, 374 

Queensland, 659 

Richmond-on-Thames, 115, 147 

Runcorn, 81 

Ryde, 17 

It. Marviebone, 179, 
TRE 

Salford, 49 

South Mrica, 819 

South Crosland, 787 

Spain, 374 

Stafford, 179. 374 

Stepney, 147, 465, 593, 723 

Stirling, 17, 275 

Stoke Newington, 819 

Stretford, 81 

Sunderland, 115, 242, 
T87 

Sweden, 692 

Sydney, 627. 659 

Turkey, 147 

Wallasev, 147 

Walthamstow, 627 

West Indies, 405 

Wimbledon, 465 

Wishaw, 403 

Wolverhampton, 179, 497 

Wrexham, 850 


178, 627, God, 


* 


437, 564, 692, 


374. 361. 659, 


Contracts, Conditions relating to 
Epvptian. Government, 206 

Contracts for British firms. British, 19 

Contracts, Government: The National 
Roll. 234 

Contracts, Norwegian cable, 173 


Costracts Orrv— 
Asia Minor, 723 
Atherton, 49, 80 
Auckland (N.Z.), 850 
Avleshucy, 591 


Conrracts Or&N— Continued 

Australia, 16, 49, 80, 114, 178, 210, 
241, 274, 308. 340, 373, 402, 430, 
464, 496, 531, 563, 593, 627, 659, 
691, 723, 755, 786, 819, NOU 

Azores, 241 

Batley, 691 

Battersea, 786 

Belgium, 16, 81, 114, 146, 178, 241, 
340. 465, 497, 531, 563, 593, 627, 
659, 691, 723, 755, 750, 819 

Birkenhead, 436 

Birmingham, 146, 178, 210, 241, 474, 
436, 465, 723. 739 

Blackpool, 81, 114, 146, 178, 210, 241, 
786, 819 

Bolton, 241, 308, 340, 474 

Bradford, 178, 210, 242, 308, 403, 436, 
405, 474, 497, 293 

Brentford, 16, 49, 81, 114 

Bridgwater, 146, 178 

Bridlington, 30S 

Brisbane, 80, 114, 308, 340, 373, 42, 
436, 464, 496, 531 

Bulgaria, 850 

Canterbury, 659, 691, 723 

Cape Town, 242 

Chile, 146, 178, 210. 242 

Costa Rica, 405, 497, 331! 

Cowdenbeath, 146 

Croydon, 210, 242, 274, 308 

Darlington, 16, 49 

Denny, 197 

Dewsbury, 436, 627 

Doncaster, 531, 563 

Dublin, 210, 563, 593, 627 

Durban, 850 

Edinburgh. 16, 49, 178, 210, 242, 274, 
308, ЗЮ, 373, 403, 850 

Egypt, 81 

Falkirk, 593, 627 

France, 210, 308. 373, 436, 531. 503, 
393, 627, 659, 723, 755 

Glasgow, 16, 114 

Grantown-on-Spev. 81, 115 

Grimsby, 16, 49, 81. 115, 
627, 609, о 

Hull, 16. 49 

lkiev, 263 

India, 242, 274. 308. 340, 373, 403, 
136, 465, 497, 786, N19, 850 

Indo-China, 436, 465, 497 

Italy, 531 

Johannesburg. 850 

Lanuho (Gr Blackburn), 
340 

Leeds, 627, 659, 691 

ід уоп, 755. 780. 819. 850 

Lincoln, 30. „74, 403, 430 

Lithuania, 308 

Littleborough, 340, 374, 692, 723, 755 

Liverpool, 659, 786 

London, 210, 242, 275, 308, 340, 374, 
403, 430. 4"7, 627, 659, 692, 723, 
786, 81) 

Масс1ез 11, 275. 308, 340 

Manches.ir, 49, 81, 115. 146, 178, 210. 
242. 275. 308, 340, 374. 43. £37, 
465, 497, 531, 563, 593, NIS, 850 

Meerut, 850 

Melbourne, 50, 308, 340, 373, 436, 464, 
407, 691, 723, 755, 786 

Merthyr лав, 275, 308 

Monte Video, 659, 692, 723 

Montreal, 563 

Napier (N.Z.), 850 

Natal, 819, 850 

New South Wales, 403. 436, 404. 47 

New Zealand, 16, 49, 308, 340. 403, 
593, 627, 659, 755, TRE, KOO 

Nuneaton, 16, 49, 81, 115, 140, 210, 
242. 275, 308. 340, 374 

Paisley, 786. 819 

Pli mouth, 627, 659, 692 

Pontypridd, 723, 755 

Portrush, 755, 786, 819 

Portsmouth, 16, 49, 81, 146, 178, 210, 
242 

Preston, 16, 49 

Queensland, 240, 374, 402, 
496, 627, 659, 691, 755, 
850 

Ramsgate 497 

Rhodesia, 659, 692, 723, 755, 786, 819, 
850 

Rochdale, 403, 437 

Roth well, 308 

St. Helens, 340, 374, 403, 723, 750 

St. Marylebone, 723 

St. Pancras, 275 

Salisbury mos 850 

Sheffield, 340, 374, 408, 437, 465 

South Africa, 210, 242, 275, 308, 755, 
786, 819, 850 

Southampton, 16. 340, 437. 723. 

Spain, NI, 210. 242, 340, 137, 465, 497 

Stalybridge, 115 

Stockton-on-Tees, 210, 
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434. 462, 494, 561, 59L, 752, 753, 
816, S48 

French Indo-China, 462 

Frodingham, 462 

Fulhain, 112, 370, 401, 561 

Galashicls, 561, 817 

Galway, 305 

Gellvpacr, 434 

Germany, 401, 494, 624, 656, 848 

Gitfnock. 624 

Glasgow, 78, 207, 239, 689, 784 

Glossop, 391 

Golborne, 529 

Grantham, 112 

Grays, 784 

Greenwich, 112, 144 

Grimsby, 848 

Guildford. 401, 462, 848 

Halifax, 47, 402, 848 

Hammersinith, 47, 434, 561 

Harpenden, 848 

Harrogate, 14, 721, 784, 817 

Haslingden, 14, 143, 176 

Hastings, 261 

Hatfield, 370 

Немеп Bridge, 47, 721 

Heckmondwike, 112 

Hereford, 112, 207, 784 

Heston and Isleworth, 784 

Hevsham (Lancashire), 47 

High Wycombe, 78 

Holmfirth (Yorks.), 529 

Holyhead, 848 

Mornsey, 207 

Horsham, 338 

Houghton-le-Spring, 784 

Hove, 338 

Huddersfield, 591, 656 

Hull, 817 

Hunsworth (Yorks.), 401 

lecland, 112, 784 

Ilford, 144, 462 

likley, 78, 529 

Ince, 272 

India, 112, 338, 370, 689 

Invergordon, 689 

Inverness, $34, 689, 753 

Ipswich, 14 

Ireland, 207 

Isle of Wight, 112 

Italy, 112, 143, 305. 44, 
848 

Japan, 276, 239, 689 

Jerusalem, 753 

Keiphley, 529, 591, 624, 753 

Kelso, 529 

Kendal, 47, 305, 338 

Kettering, 47, 143 

Kilmarnock, 272, 848 

King's Lynn, 112, 143, 240. 529 

Kingston-on-Thames, 47, 207 

Kingstown, 817 

Kinsale, 112 

Kirkburton, 624 

Kirkcaldy, 78. 529, 561, 753, 817 

Kirkintilloch, 591 

Knaresborough, 207, 370 

Korea, 207 

Lanark, 14. 848 

Lancashire, 112 

Lancaster, 591 

Leadgate, 40) 

Leeds, 14, 143, 305, 530 

Leicester, 207 

Leigh (Lanes), 112 

Leith, 370, 591, 690 

Lepton (new Huddersfield), 529 

Leston, 462 

Lichfield, 240 

Lincoln, 112, 624 

Littleborough, 690 

Liverpool, 14, 112, 144, 176, 207, 462, 
494, 561, 591, 656, 690, 721, 753, 
817. 848 

Llandudno, 305 

London, 14. 47. 112, 144. 176, 240. 272, 
370, 401, 434, 462, 530, 561, 591, 
624. 656, 721, 817, 849 

Loughborough, 144 

Lowestoft, 112 

Lurgan, 305, 370, 624, 784 

Lymington, 112 

Lamm, 753 

Maidenhead, 47, 784 

Maidstone, 78, 561 

Malvern, 176 

Manchester, 47, 
404, 561 

Manly. (N. S. W), 337 

Mansfield, 690 

Market Drayton, 240 

Marsden (Yorks.), 47, 530, 624, 721 

Maxwelltown, 207 

Mersey and West Lancashire. El etri- 

city District, 624, 753, B48 
Mersey Power Co., 784 
Merton, 494, 562 


434. 783, 


78, 305, 338, 463, 
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LIGHTING AND POWER Nores—continued. 
Mexborough, 14 
Middleton, 14 
Midgeley, 144 
Midlands, 817 
Mitcham, 624 
Montgomery, 14 
Morecambe, 463, 
Morley, 48, 494 
Mosley Common, 656, 690 
Mount Morgan (Queensland), 
Mullingar, 272 
Mynyddesiwyn, 305 
Mytholmroyd (Yurks.), 338, 849 
Navan, 230, 562 
Nelson, 494, 624, 656, 734 
New Brunswick, 562 
Newcastle (Co. Down). 112, 
Newcastle. (Staffs.), 78 
Newcastle-upon-1yne, 753 
New Guinea, 721 
Newhaven, 305, 463 
New Mill, 721 
Newport, 463 
Newport. (Mon.), 47. 624 
New Ross (Co. Wexford), 463 
New South Wales, 272, 655 
Newtown (Mont.), 562 
New Zealand, 78, 208, 273, 434, 656, 

721, 849 

North-East Lancashire, 273, 690 
North Wales, 208, 494, 591, 753 
North-West Midlands Electricity Dis- 

trict, 870 

Norway, 78, 401, 783, 816 
Norwich, 591, 849 
Nottingham, 401, 656, 817 
Nuneaton, 14 ; 

Oldham, 208, 305, 371, 401 
Ormskirk, 14 
Osborne, 400 

Oswaldtwistle, 306 

Oswestry, vil 

Paisley, 144, 690, 

Palestine, 753 
Pembroke (Со. Dublin), 

Perth, 306, 721, 784 

Peterborough. 371, 463, 656 

Pivmouth, 371, 591. 656, 817, 849 

Pontefract, 176, 435 

Portarlington, 690 

Portishead, 208 

Portrush, 176, 240, 784 

Poctsmouth, 463, 494, 849 

Presteign, 817 

Price increases, 47, 

Queenborough. 44 

Rathmines (Dublin), 624. 

Rawtenstall, 273 

Repton, 144 

Richmond (Surrey), 330 

Richmond (Yorks.), 79 

Rickmansworth, 208, 562 

Risca, 401 

Rochdale, 113, 144, 535, 494 

Romford, 338 

Rumania, 496 

Runcorn, 721 

Russia, 112, 272, 494, 656, 816 

sabden, 79, 371 

St. .Annes, 208, 784 

St. Helens. 47, 79, 306, 753 

St. Marylebone, 561, 817 

st. Mellons, 784 

St. Pancras, 14, 176 

Salford, 47, 494, 817 

Scarborough, 849 

Scotland, 849 

Seaford, 113 

Sheffield, 79, 113 

Shipley, 4 

Shrewsbury, 176 

Skegness, 306 

Skipton, 562. 624 

Sluithwaite, 690, 193 


sligo, 240 

South Africa, 47, 79. 113, 273. 435, 
463, 495, 496, 656, 84) 

Southampton, 144, 463 

Southend-on-Sea, 562, 849 

Southport, 79, 306, 753, 817 

South Shields, 338 

south Wales, 591, 784 

Spain. 14. 47, 1%, 337, W1, 


752, 
Spenborough, 47, 817 
Stafford, 79, 176, 371 
Stalybridge, 
Stepney, 34, 14, 656 
Steyning (Sussex), 144 
Stockton-on-tecs, 624 
Stoke Newington, 530, 636 
Stoke-on-Trent, 47, 463, 591 
Stone, 494 à 
Stourbridge, 817 
Stratford-on-Avon, 
Sudbury, 176 
Sumatra, 208 
Sunderland, 47, 371 
чапа, 338, 495, 721, 817, 849 


754 


337 


240 


793 
113 


113, 144, 240, 273 
793 


434, 529, 


371, 530 


Switzerland, 239, 400, 783 
svdney. 46, орт, 400, 655, 847 
Tasmania, 240, 721, 753 
Taunton, 40 

Thir-k CYorks.). 144, 371 
Thorne Yorks.), 240 
Todmorden, 47, 817 
Torquay: 79, 144, 591, 624 
Truro, 438, 530 


Tullamore, 8⁴ 
Tunbridge Wells, 
Turkey, 4 24 


Turton, 


47, 176 


Uganda. 144 
se s ttes, 306, 371, 401, 496, 784. 


* ictoria + 
W аке ©, 
Walla»sc€yY» 


LIGHTING 
Walsall, 176, 371, 490, 
Капен 79, 113, 


Lighting, 


AND POWEK NorEs—-continued. 
530, bob, 817 
208, 273, 624, 


[] 
Warwick, 530, 630 
Waterford, 306 
Watford, 625, 849 
Wellingborough, 435 
West Bromwich, 47, 495 
West Ham, 113, 208 
West Hartlepool, 371 
West Lancs., 721 
West Riding ol Yorkshire, 144 
Weymouth, 113 
Whitefield, 625 
Whitehaven, 24, 
Willesden, 591 
Wimbledon, 463 
Winchester, 240, 371 
Windsor, 60 
Wingate (Co. Durham), 
Witham, 591 
Woking, 240 
Wolverhampton, 79, 177, 495 
Woolwich, 240, 721 
Worcester, 79, 371 
Worcester Park, 338 
Worksop, 753 
Wrexham, 144, 177, 
Yarmouth, 113 
Yeovil, 849 
York, 47, 463, бо? 
Yorkshire, 991 


338, 530, 562, 656 


14 


208, 463 


Lighting, 
Lighting, Church, 
Lighting economies, 
man," 836 
Lighting, Heating and Power (Emer- 
gency) Order, 1920, The, 546 
Improvements in street, 541 
Lighting of machine shops, The, by F. 
Moffett, 826 
Lighting question in Paris, The, 131 
Lighting, Shop, 596; by E. Austin, 729 
Lighting, Street, by H. T. Harrison, 


Liphting, Phe revival of public, 578 


Automatic street, 142, 302 
600 
Home, by “ Volt- 


Lighting with low mounted — units, 
Street, 200 

Lights, Acro-navigation, 736 

Lights, Motor car, 88, 856 

Lights, Vehicle, 564 

Lignite coal and spontaneous combus- 
tion, 179 

Lignite in Ulster. 147 

Lima, Peru, International Exhibition 
at, 622 


Line shaíting. couplings, and journal 
seats, by J. T. lowlson, 315 


LiQUIDATIONS— 

Accumulators, 988 

Alliance. Electrical Co., 813 

Armstrong, Stevens & Sons, 237 

Bombay Electric Supply & ‘Tramways 
Co., 395 

British & Overseas 
dicate, 430 


Engineering Syn- 


British Electrical Accessories, 525, 
620 

British Ever-Ready Co., 748 

British Gauge Manufacturers! .\sso- 


ciation, 13, 367 
British. Rubber Manufacturers, 717 
Brolt, 395 
Butler & Wilson, 749 
Cannon Motor & Electrical 
779, 813, 844 
Coates, E., & Co., 459 
Commercial Electrical 
303, 367, 525, 588 
Cox, H. W., & Co., 205 
Dawson, Roger, 813 


Works, 


Accessories, 


Eastern Engineering & Supply Co., 
686 

Electric & General. Works, 430 

Electric Chemical Developments, 653 


Electric Smelting Co., 303 

Electric Supply Co. of Western Aus- 
tralia, 400, 717 

Electrical. Engineering Society, 779, 813 

Electro-Chemical Developments, 621 

Electrolytic Ce. (Npain and Portugal), 
525, 588 

Elieson Electric Traction. Co., 270 

Emery's, I., Automatic Power Gene- 

rating Motors, Ltd., 748 

Foote & Milne, 653, 717 

Globe Electric Co., 45 

Gokak Water Power 
ing Co., 9395 

Graphite Plumbago Crucible Co., 270 

Harding Bros., 491 

Haslam & Stretton, 173 

Hopkinson, J., & Co., 77 

Hydro-Electric Concessions, 430 

Insulation & Metal Vitments, 108, 140 

Jacobs, W. X., & R. J., 430, 491 

Lithanode, 45 

london Label Co., 717 

Lowa Engineering Co., 430. 525 

Lyon, A., & Wrench, 270. 303 

Masham & District Electric 
Co., 525, 588. R44 

New St. Helens & District Tramways 
Co.. 270 

Newalls Insulation Co., 844 

Norman Johnson & Co., 77 


& Manufactur- 


Supply 


North British Electric Welding Co., 
205 
Pearson's Electric Miners’ Lamp 


Manufacturing Co., 140, 205 
Portable Tool & Engineering Co., 
Renew Electric lamp Co.. 367 
Renshaw Generator Co., 748 
Rex Accumulator Co., 653 
Riglite Manufacturing Co., 620 


45 


Liguipations—continued 

Kotasphere Co., 13, 813 

Scott, W. (Rock Kerry), 748 

Signal Electric Co., 334 

Submarine Motor Ship Cleaner Syn- 
dicate, 653 

Telephos Domestic & Street Lighting 
o., 588 

Tramways & General Works Co., 237 

Variable Pumps & Motors, 430 

Wensicydale Gas & Electric Co., 367 

Westinghouse Electric Co., 779 

Woods Gilbert (British) Rail Grind- 
ing & Milling Co., 844 

eZ" Eiectric Lamp Manufacturing 
Co., 237, 334 


Literature, Scientific, 437 


au ris cable jointers' strike, 110, 

26 

Living and the industrial unrest, Cost 
ol, 461 


Lloyd's Register of Shipping, 498 


Load factors and station efficiency, 194 
Local exhibitions, 814 

Lock loi gasfilled lamps, A, 781 
Lock-out, Port of London, 303 
locomotive orders, Swedish, 335 
Locomotives, Electric, 466 

London and Birmingham, Engincers' 


Clubs for, 812, 834, 851 


к & N.W. Railway electrification, 

tonos County Council scheme, The, 

L.C.C. statistics and a moral, 290 

London Electrical Engineers’ rc-union, 
532 

London Electrical Engineers’ Old Com- 


rades’ Association, 787 
London, Electricity supply in, 

510, 514, 539, 610 
London Medical Exhibition, 490 
London street accidents, : 
Long-distance transmission of electrical 

energy, Extra, 219, 250, 282, 316, 


688 
Penalising, 467 


235, 481, 


Lost working days, 

Low power factor, 

Low power factor, Some notes on 
metering devices used in connec- 
tion with tariffs penalising, by G. 
W. Stubbings, 492, 909 

Low-pressure large current Ч.с. 
rator, 232 

Lubrication and the germ process, 
H. M. Wells, 294 

Labour protection in, 576 

future, 687 


genc- 
by 


Luxemburg., 
Luxemburgs economic 
Lyons Fair, 623 


М shops, The lighting of, 

by F. Moffett, 826 

Machine ` and Engineering Exhibi- 
tion, 49, 295, ‘ 


Machinery, Coal getting by, 499 
Machinery Exhibition, 1921, Shipping, 
2 


Engineering and, 
Machinery in China, 
110 
Machinery in the 
Market for, 815 
Machines, Coal-cutting, 750 
Madrid mint equipment, 2 
Magnetic and clectrical 
iron nickel alloys, 4 
Magnetism, Terrestrial, 310 
Magneto invasion, German, 
718 
Maginetos, British, 492, 542 
Mails to Australia, 44 
Manchester gas strike, 77 
Manchester Wireless Society, 181 
Manufactured goods, Imports of, 653 
Manufacturers in South Africa, British, 
12 
Manufactures, 


dodi 


The demand for, 


Trieste district, 


properties of 


664, 689, 


French, 108 


Manufacturing, Australian electrical, 
141, 336, 368 
Marine problems, Modern, by C. V. 


379, 409, 442 

Australia, 473 
South Africa, 519 
New Zealand, 


Drysdale, 
Market, А critienl: 
Market, À neglected : 
Market, А promising : 


796 
Market for machinery in the Trieste 
district, BIS 


Market in Paris, A world's, 204 

Market, The Latvian, 493 

Marks, Merchandise, 2 

Martyr, An X-ray, 124 

Measurement of power factor, 
D. Selar, 677 

Measuring coal-stack temperatures, 498 

Mechanical details of d.c. armature con- 
struction, The, “А 
Foreman," 515 

Mechanism, Mere, 833 

Medical Exhibition, The London, 490 

Medicine, Industrial, 404 

Melbourne strike, The, 238 

Merchandise Marks, 3 

Mercury arc, А new ag. 214 

Mercurs-vapour Татр, An a.c., 821 

Mercury-vapour turbines and boilers, 
520 

Metal production, 


The. by 


London 


by 


Electricity in, 404 


Metal workers’ dispute, Italian, 431 

Metals, Electric furnaces for melting, 
24 

Meteorological forecasts, 276 

Meter work in an electricity supply 
aystem, by C. Sylvester, 22 

Metering devices used in connection 
wich tariffs penalising low power 
factor, Some notes on, by G. W. 


Stubbings, 452, 505 


Meters for New Zealand, Electricity, 
344 


Meters for use on electric vehicles, 
Ampere-hour, 788 
Methods of charging for wattless cur- 
rent, Some notes on, by G. W. 
Stubbings, 634 
Metric system, Ihe, 40⁵ | 
Mexican Government, Claims against 
the, 560 
Mexican trade openings, 
Mexico, Trade with, 719 
Mica, 400, 403 
Midlands, Wages in the, 108 
Milk, Electrically-treated, 213 
Miners’ National Wages Board, 699 
Miners’ wages, 527 
Mines department, 756 
Mines, Electricity in, 498, 772 
Mines, New Welsh, 813 
Minimum charge restored, 259 
Minimum Wages Bill, 622 
Mining in Germany, Bauxite, 
Mint, Electricity in a, 498 
Monte Video, Submarine apparatus fur, 
814 
Motor-car lights, 88 


431 


Motor car, Тһе Crown-magnetic, by 
F. H. Hutton, 679 

Motor cars, Improvements in: Electric 
lighting and starting, by F. H. 


Hutton, 4l 
Motor Cycle and Cycle Car Research 
Association, British, 604 
Motor Exhibition, Commercial, 310, 517, 
617 
Motor ships, Big, 466 
"Motor starting and controlling gear: 
Some criticisms and suggestions, 
by G. T. Dickson, 186 
Motors, Good prices for electric, 336 


Motors, Variable-speed, Shunt-wound, 
d.c., 125 
Moving-coil ammeters, Notes on the 


temperature compensation of, by F. 
T. Chapman and А. Т. Morris, 313 


Municipal Electrical Association Соп. 
vention at Ilkley, 1, 5, 35, ТЇ 
Municipal Electrical Association, The 

Union of South Africa, 646 
an In- 


Municipal represent wives on 
dustrial Council, 686 
Municipal tramway managers, 148 
Municipal Tramways Association, 
361, 387, 444, 475 
514 


The, 


Mystery of the site, The, 


NU S agreement on electrician 
wages in the contracting industry, 


National awards, 66 
National electric code, 
a Canadian, 368 

National electricity supply, G28 

National expenditure, The Federation 
of British Industries and, 79 

N. F. E. A. and E. T. U., 304 


A proposal for 


National Federation of Professional, 
&c., Workers, 276 

National fuel conservation, Electricity 
supply developments and, by L. 


Marshall Jockel, 484 

National Health Insurance Act, 1920, 
New rates ol contributions and 
benefits, by J. J. H. Stansfield, 10 

National Joint Board of Employers and 
Members of Staff, Electricity Sup- 
ly Industry, 493 

National Physical Laboratory, The, 27, 
105, 156, 795 

Negative resistance oscillator, 
nary triode used as а, by 
Taggart and J. Ree, 602 

Nela Research Laboratorics, 


An ordi- 
J. Scott- 


U. S. A., 


Netherlands Indies, 719 

Networks, The design of distributing, 
by C. A. Gillin, 6 

Neuhausen aluminium, 


NEW COMPANIES— 

Adapta Sign & Trading Co., 409 

Advance Engineering Co., 311 

Airedale Electrical & Manufacturing 
Co., 789 

Alkaline Miners’ Lamp, 149 

Associated Electric Traders, 406 

Atlantic Engineering Co. (1920). 149 

Bankside Finance & Industries, 117 

Bath Tramways Motor Co., 215 

Bell Electrical Co. (Northern), 534 

Birmingham & Staffordshire Electri 
cal Co.. 

B. XI. C., W2 

Brearley, W. (Rochdale), 83 

Brentwood District Electric Co., 

Brighton Lighting & Electrical 
gineering Co., 1% 

Bristol & South Wales Electric Weld- 
ing Co., 140 

British. Electrical & Alied Industries 
Rescarch Association, 598 

British Electrical Winders, 117 

British. Industries Fair (Birmingham), 
Incorporated, 853 


630 
En- 


British ‘Timken, 207 
Brown, A. L.. & Co., 598 
Buenos Aires Town & Docks Tram- 


ways, W6 
Castlederg Electric Supply 
Castleton Electric Co., 51 
Central Electrical Engincering Co., 
215 
Centropolis Public Works Co., 117 
Cobalt Magnet Stee. Co., 182 
Craven & District Private Telephone 
and Electric Co., 502 
Cutting & Muir, 406 


Co., 20 
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NEW CowPraNiEs—continued 


New CowPANIEs—conlinued New Zealand electric railway contract, 
Dagnall, S. ,311 


OrriciaL RerckNs—continued. 
Wareham Electric Supply Co., 534 368 


Calcutta Electric Supply Corporation, 


Dalton, Downes & Co., 822 

Darbyshire, R., 310 

Dawson Electrical Installations, 822 

Daysohins, 83 

Delco-Remy, 181 

Direct Electric Service (Bury), 406 

Dome Battery & Accessories, 469 

Dove, Percy, 247 

Dungarven Electric Light & Power 
Co., 598 

Dynamo & Motor Repairs, 20 

Electric Brass Wares, 51 

Electric Car & Accessories, 502 

Electric Distributing Co., 343 

Electric Gramophones, 439 

Electro-chemical Industries, 310 

Electro-Ferrous Engineering Co., 247 

Lllerd-Styles & Co., 20 

Ellison Bros., 83 

Essex Light Railway & Property Co., 
ol 

Evans, Alan, 469 

Evans (Electrical), 598 

Excelall Metal Workers, 406 

Fairless Electric Weldings, 598 

Farndons Power & Gencral Electric 
Co., 469 

Ferrous Light Castings, 247 

Francis Law, 758 

Fryer & Hartley, 502 

Furlong, John, & Sons (1920), 630 

Garnet Tucker & Co., 149 

Gates, E. & C., 853 

General Electrical Construction and 
Maintenance, 567 

Gilberts, 469 

Grainger, T. J., & Co., 695 

Gratze, 149 

Grindiey, Ross & Co., 567 

Halstead Electric Supply Co., 758 

Harrison Brothers (Electrical Engin- 
ecrs), 534 

Hawes Electric Lighting Co., 534 

Hay, Marson & Co., 83 

Heywood, W., & Sons, 334 

Hough Electrice Motor Co., 117 

II. P'. R. Wireless, 343 

Hydro-Electric Development Co., 181 

Industrial Electrical, 726 

Institute of Transport, 311 

Insulating: Products, 343 

lonoid Co., 662 

Jacobs & D’Rane, 343 

Jenner Light & Power Co., 278, 310 

Kable Electrical Co., 117 

Kelvin-Hardy [Electric Co., 343 

Kenneth H. Kerr, 758 

Kinetic Organ Blower Co., 181 

Lithanode Co., 726 

London Battery & Cable Co., 789. 

London Factors & Agents, 149 

Lowth & Smith, 598 

Magnesium Co., 117 

Manchester. Private Telephone and 
Electric Lighting Co., 789 

Marine & Mechanical Electric Weld- 
ing Co. (Cardiff), 149 

Medway's Safety Lift Co., 789 

Midland Counties Electrical Enginecr- 
ing Co., 51 

Millo Co., 469 

Mitchells Electrical & Wireless, 83 

Mountrath Electricity Supply Co., 117 

Mullard Radio Valve Co., 439 

Munday, A., 789 

Nelson Engineering Co., 469 

Newcastle & Sunderland Oxv-Electric 
Welding & Metallurgical Co., 630 

Norris & Dalton, 117 

North British Premier Electric Weld- 
ing Co., 181 

North-Eastern Welding Co., 311 

North-Western | Anglo-Nwedish Elec- 
tric Welding Co., 789 

Oldfield Engineering Co., 311 

Oldham & Son, 630 

Oliver. Pell Control, 822 

Perfection Electrical Co., 630 

Pewsey Electric Lighting Co., 726 

Pickering, F. H., 21 

Pollock & Macnab (subsidiary), Ai 

Presteign Electric Co., 439 

Radio, Clubs, 149 

Rawcliffe, W. T., 469 

Rickard, Wright & Dean, 117 

Rigby, F., 789 

Rivers-Smith, Eric, 278 

Saitax Manufacturing Co., 598 

Saunders, E. J., & Co., 278 

Scintilla, 181 

Seal Co. (London), 51 

Sheringham Daylight (Foreign), 20 

Siddeley, H. C., & Co., 406 

Society of Radiographers, 215 

Spanish Companies, 493 

Star-Port, 31] 

Stella Gill Coke and Bye-Products 
Co., 20 

Stella Lights, 117 

Stewart Thompson & Patrick, 51 

Steyning Electric Light Co., 311 

Superlamp, 853 

Surrey Scientific Apparatus Co., 181 

Thames Valley Traction Co., 117 

Thomson Woollard, 630 

Thor Electric Safety Lamp Co., 247 

Thornton, G. J., & Co., 789 

Tillotsons, 469 

Todman, Ryall & Co., 149 

Torque Electrical and Engineering 
Co., 20 

Tullamore Electrice Light and Power 
Co., 726 

United Lamp-Black Works, 822 

Ventock, 310 

Vickers, South Africa, 567 

Vulcan Are Welding and Transport 
Co., 117 

Walsh, J. B., & Co., 695 


Watt Motors, 51 

Webb, T., & Sons, 51 

Welded Construction, 20 

Welders, 534 

Weldrics, 83 

Westinghouse Brake Subsidiaries, 598 

Wilson Lighting Co., 117 

Woodcrow General Mechanical and 
Electrical Heating Engineering 
Co., 51 

Yorkshire and District Lamp Re- 
pairing Co., 51 

"Z" Electric Lamp and Supplies Co., 
567 

Zephyr Motor Transmission, 278 


New ExectricaL Devices, FITTINGS AND 


PLANT— 

“A&A” electric radiator, 607 

** Alco " electric car, The, 286 

" Apex " switch and fuse gear, 413 

Automobile battery indicator, An, 618 

Automobile heat gauge, 397 

Bench grirder, The © Economic,” 618 

Bissell suction. cleaner, 800 

Cable winding drum, 159 

Cataract (1900) " electric washer, 
318 

Canedy-Otto battery vice, 333 

City“ light and power plant, 318 

C. NI. I.“ magneto, 99 

Conduit joint and earthing clip, 543 

Cooking and heating devices, Elec- 

trical, 158 

Dental X-ray tube, 158 

Distance-controlled searchlight, An 
electrically, 607 

Domestic electric appliances, 799 

Double-acting solenoid, А new, 456 

t Dualite " lamp with two filaments, 
543 

* Edison-Aeme "" accumul itor, 671 

Ediswan cooking apparatus, 189 

Electro-vapour radiators and central 
heating, 427 

"Etna" electric boiling ring, 233 

Field control pillar, 233 

Fire, А new electric, 831 

lFire-proof doors, 671 

Fractional h.p. motors, British made, 
763 

Gallagher-Crompton baffle bridge, and 
boiler efficiency calculator, 121 

Gas-filled lamps, New, 91 

* Grafton " brush holder, 334 

Grill, Electric, 427 

Hair cutter, An electric, 122 

" Heatrae "" electric fires, 413 

High-pressure d.c. generator, A New, 


MU 


High-pressure insulators, 509 
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THE I. M. E. A. CONVENTION. 


Ox Friday last the Convention, one of the most successful 
ever held, came to an end, and the members dispersed to all 
points of the compass; many of them, however, would 
meet again at the I.E.E. Conversazione last night, and 
again, perhaps, at the summer meeting of the ІЕ.Е. at 
Cardiff shortly. The benefit derived from such meetings 


апа reunions cannot easily be over-rated ; apart from the 


papers and discussions, the opportunities afforded for private 
conversations and the exchange of views are fruitful sources 
of new ideas and the solutions of knotty problems, and Sir 
John Snell laid great emphasis on the value to the public 
of these conventions, in his speech at the annual dinner. 
There is, however, one aspect of the matter with which 
we were somewhat impressed. The speakers in the dis- 
cussions are almost invariably well-known men, prominent 
in the electricity supply industry, and it is rarely that one 
of the “smaller” men taxes part ; in fact, the same con- 
ditiong obtain as are observed at the meetings of the 
Institution of Electrical Engineers. An admirable and 
successful] attempt to induce the juniors to practise the art 
of debate was made when the ** informal meetings" of the 
Institution were inaugurated ; whether the same course 
could be followed at the Convention is somewhat doubtful, 
owing to the limited time available, but that the fact con- 
stitutes a defect in the existing system seems manifest. 
Another point, very similar to the former, is that although 
the members are al] units in the same fraternity, there seems 
to the onlooker to be little intermingling of the various strata, 
outside the meeting-rooms. Messrs. 50,000 KW., 20,000 KW., 
and 10,000 Kw. are frequently seen in close communion, 
and so are Messrs. 1,000 KW., 500 kW., and 100 Kkw.—but 
does Mr. 50,000 Kw. ever voluntarily associate with Mr. 
500 Kw. ? ordare Mr. 100 Kw. button-hole Mr. 10,000 Kw. ? 
If so, the incident has escaped our notice, and so far as 
our observations go, there is little intercourse between 
the representatives of widely-separated layers in the 
engineering social structure. We should hesitate to 
describe the gathering as split up into cliques% the 
engineer, when you put him to the test, is remarkably free 
from snobbery or “side,” and is usually a thoroughly good 
fellow, warm-hearted, sympathetic, and unselfish—in a 
word, a gentleman in the true sense, but modest and 
retiring to the last degree. That, we believe, is the root 
of the trpuble to which we have referred. ' The older 


men fear to appear patronising, the younger ones fear to 
be thought presumptuous, and so they seldom meet on the 
level of common membership and equal rights. We venture 
to draw attention to this flaw in the otherwise admirable 
proceedings at the Convention, with a view to its removal 
on future occasions. What is wanted is the spirit of 
comradeship on all sides, the complete absence of stand- 
offishness," or rather, perhaps, shyness. 

The papers and discussions at this Convention reached a 
very high level of interest and usefulness, although they 
afforded little opportunity for the committee members 
to take part. Mr. Gillin’s paper gave a comprehensive 
survey of the distribution system, and fully merited the 
award of the Association Premium.. Mr. Robinson’s paper 
summarised the results of a questionnaire addressed to the 
members of the B.E.A.M.A., and the author, therefore, was 
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unable to give free play to his own views; we note, how- 
ever, that in his introductory remarks at the Wednesday 
meeting he drew attention to the article on “Тһе 
Design of а Super-Power Station," part of which we repro- 
. duced in our issue of June 18th, and pointed out that many 
of the conclusions put forward by the authors agreed with 
those given at the end of his paper. We have now, there- 
fore; a statement which may be taken to represent fairly 
accurately the considered opinions of both British and 
American engineers on present-day practice in connection 
with the design of large power stations—but many new 
ideas are in the air, as will be seen when we publish a 
report of the discussion on this paper, and we both hope 
and expect to see material changes in the near future. It 
is significant that nothing is said with regard to gas-firing, 
recovery of by-products, &c. Apparently effort is 
at present concentrated upon the improvement of the 
power station as we know it, and radical depar- 
current practice are not at present 
contemplated. A thermal efficiency of 25 per cent. was 
foreshadowed in the discussion. We shall return to this 
subject at an early date. 

The paper by Mr. Beauchamp of the E.D.A., on The 
Standardisation of Tariffs,” completed this symposium on 
the electricity supply industry, which does credit to the 
Council of the Association ; the three papers, emanating 
respectively from three Associations, with the discussions 
will form a valuable source of information and instruction 
for all engaged in the industry. Mr. Beauchamp’s paper 
called forth a lively discussion, revealing widely divergent 
views,. but on the whole the sense of the meeting was with the 
author ; a plain flat rate does not meet the needs of the 
case, and some form of fixed charge together with a running 
charge is generally regarded as the most appropriate basis 
for an equitable and remunerative tariff. 

The proceedings at the annual general meeting were no 
less interesting, but the limits of our space compel us to 
defer comment upon them to another occasion. We must 
not, however, let, pass the opportunity of offering our con- 
gratulations to Mr. Roles, not only on the success of the 
Convention, which was so largely due to his efforts and the 
loyal support of his staff, but on the personal success which 
he scored by his admirable conduct of the meetings and 
other functions over which he,presided. 


аы. a 


ALTHOUGH in the abstract and on broad 
national grounds it may seem desirable 
that all goods coming from foreign 
countries should bear some indication of. their origin, it 
may surprise some people to know that the case in favour 
of this course is not absolutely overwhelming. The 
Merchandise Marks Acts of 1887 and 1891 are familiar 
documente in the business world, and they have for their main 
object the protection of trade marks and trade descriptions, 
but they deal also with the importation of goods and their 
marking. These particular provisions, however, have not 
been altogether satisfactory—at any rate, from the point of 
view of those good patriots who believe that people in this 
country have only to be told that an article comes from 
some foreign country to refuse it. We venture to think 
heresy though it be—that this is not quite the general 
attitude, and it is becoming even less so under the lash of 
high prices of British goods. However that may be, Sir 
Auckland Geddes, when he was President of the Board of 
Trade. appointed a Committee, the Chairman of which 
was Mr. Harry Greer, M.P., to inquire into and report 
whether any extension or amendment of the Merchandise 
Marks Act is required in respect of provisions relating to 
indications of origin, and also with regard to the use of 
national trade-marks ; and, further, how far international 
action might be brought about for the purpose of 
preventing the false marking of goods. 
has now reported, and the first thing it came up against, was 
the conflict of opinion mentioned above. Jt may be said 
that differences arise as between the British manufacturer and 
the merchant or importer. The former’s business has been 
built up on the slogan, “ British made,” and undoubtedly it 


Merchandise 
Marks. 


This Committee 


carries enormous weight, probably more so in the foreign 
market than the home market. То him, therefore, comes the 
view that anything labelled * Made in Germany," or any- 
where else, must impress the prospective buyer with a feeling 
of its inferiority. Hence he wants all foreign goods labelled 
to show tbeir origin as conspicuously as possible, 

On the other hand, there is the merchant. Superficially, 
he pute forward the case that to label all foreign goods 
with the name of the country of: origin is to give that 
country a free advertisement. Actually, the real fact is 
that the merchant, quite naturally, does not wish always to 
disclose the source from which he obtains his goods, 
although it is difficult to imagine how he can avoid doing 
so, if his customers insist on knowing. On the whole, we 
agree with the Committee in thinking that in some tradee— 
we hardly see why there need be any limitation—it would be 
to the general advantage for all goods to be plainly marked 
with the name of their country of origin. The difficulty 
experienced by the Committee is evidently considerable, for 
it is unable to make any direct recommendation, but 
places the onus on the Board of Trade, after an official 
inquiry in each case, of dealing with the question by order. 
The powers proposed to be given to the Board of Trade are 
wide, and include specifying,-not only whether an indica- 
tion of origin (either specific or general) is to be given, but 
the form of the indication, the manner in which it is to be 
given—whether by mark to be placed upon the goods, or in 
some other manner—and indeed, the whole question in all 
its aspects will be dealt with. It is not indicated exactly 
in the report what the machinery should be for setting the 
Board of Trade in motion, but presumably an application 
would be made by interested people, and then an official 
inquiry would be held at which all parties concerned would 
express their views. It seems a rather laborious 
process, although perhaps the only way out with 
a matter of this kind upon which views, as a whole, 
are too conflicting for comprehensive legislation. As things 
stand at present, of course, the position is circumscribed by 
the Merchandise Marks Acte. The question whether goods 
should be marked to show their country of origin is 
closely bound up with the use of false or misleading mark- 
ings, although this latter applies equally to British-made 
goods. In this respect, the Committee recommends the 
amendment of Clauses 2, 3 and 5 of the Act to include in 
the broadest possible manner all indications, descriptions, or 
statements, oral, documentary or other, whether physically 
attached to the goods or not, including stetemente in adver- 
tisemente and catalogues, and false indications given by 
trade names or titles of firms or companies, which are 
reasonably calculated to lead a purchaser to a false belief 
as to the origin of goods. At present, a false indication, in 
order to come within the Act, must be one in writing, and 
physically applied to the goods. А number of other recom- 
mendations are made, but on the question of national and 
other collective trade-marks no amendment of the present 
law is suggested. In the absence of general agreement, 
there are grave objections to a British national mark. 


THE difficulties of the Press are not 
lessened by the efforts of those who seek 
to make anonymous use of its ‘ Corres- 
pondence" columns as the agente of organised propagandas. 
Experienced editors are not likely to be misled by the many 
communications of the kind that have lately been issued 
from various addresses in the l,ondon suburbs. They are 
too obviously alike, and are the work of the professional 
publicity man. We decline to lend ourselves in this way 
to the making of public opinion with regard to mining or 
any other legislation. Everything is to be gained by free 
and unfettered discussion of the great questions that 
confront us in these critical days, but let us have a plain 
statement of the case from central organisations which are 
not ashamed to attach their names, or from individuals who 
are expressing their independent views. Brown may write 
from Battersea, Smith from Streatham, and Robinson from 
somewhere else, letters apparently typed on the same 
machine in the same office, arguing for or against a certain 
Bill, but so far as we are concerned the destination of these 
communications will be the same in all cases. 
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THE UNIVERSITY OF GRENOBLE. 


Technical and Vacation Courses. : 
By THEODORE RICH. 


For many years it has been usual for numbers of studente student life., The French educational authorities are suffici- 
on the Continent to conclude their education by spending a ently broad-minded to realise that the presence of foreign 
year or more at some foreign university. In recent years students at their technical schools will be to the national 
comparatively few British students have gone abroad for advantage, and that the interchange of opinions, which the 
presence of such foreigners naturally 
r encourages, will be of benefit to their 
ТРЕЕ — young people. 
he commercial advantages of the 
foreign student were so much realised 
by the Germans before the war, that 
riots and commotions were actually 
organised by the German Foreign Office 
in the Universities of Russia to interfere 
with education and encourage hundreds 
of Russian students to fly for educational 
refuge to the open arms of the German 
professor of ** Kultur." 

We heár from time to time of 
pettifogging local legislators at home 
who object to the use of rate-aided | 
technical schools by the sons of those 
who live in other districte; the Muni- 
cipality and University of Grenoble 
have, however, assisted in the formation 
of a Comité de Patronage des Etudiante 
Etrangers to assist foreign students, 
showing plainly that they do not share 
in such an infantile mentality as to 
object to studente from elsewhere. 

The University of Grenoble is one 
of the most go-ahead institutions in 
France, and it has been in front of other 
French universities in its efforts to 
provide accommodation for its students. 
Ета. 1.—ELECTRIC FURNACES AT GRENOBLE UNIVERSITY, FRANCE. The technical studies are centred at the 


regular and post-graduate courses, 
and owing to the inspired puffing "' 
which every feature of German life 
received а& the hands of many pro- 
fessors and others, who looked upon 
the Fatherland " as their terrestrial 
or Spiritual home, a large pro- 
portion of those who went abroad to 
study settled down at such places as 
Heidelberg, Charlottenburg, and 
Darmstadt. 

An organisation has recently been 
formed, the Office National des Uni- 
verBités et Ecoles Françaises, to 
enconrage the interchange cf studente 
of all ages between the United King- 
dom and France. It is to be ho 
that the movement will be successful, 
and that it will tend to remove that 
insularity, and some of that extrava- 
gance, which have often deservedly 
been urged against much of our work 
and methods at home. 

In recent years tbe French 
technical schools and universities 
have received very little attention 
from British studente, and it can be 
said that the merits of the French 
system of education have been much 
more appreciated by the Americans 
than by ourselves, especially with | 
regard to architecture. The French Fia. 2.—INSTRUCTION IN TESTING FLOW oF WATER AT GRENOBLE UNIVERSITY. 
technical schools are noted on 
the Continent for hard work, and have never earned Polytechnic Institute; one important branch of work being 
thas reputation for “beer awilling” and “swashbuck- devoted to electricity and hydraulics, and the other to 
ling" which has for so long been a feature of German applied chemistry, with special attention to electro- 
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chemistry and the production of paper. The town of 
Grenoble is situated in the centre of the * White Coal" 
district, and much of the activity in power transmission 
and electrochemistry in France has been due to the influence 
of this University ; those, therefore, who become regular 
electrical studente have facilities for examining some of the 
most up-to-date installations in the World. 

Before the war it was somewhat the fashion to belittle the 
work of French electrical engineers and commercial men, 
and it must be said to their credit that they have not been 
experts at the blatant drum-banging of some of our trans- 
Atlantic cousins, or at the backstairs wire-pulling and 
peaceful penetration of the German Cartel Organiser. They, 
therefore, have not usually received the credit they deserved. 
Some of our officers who were in touch with French tech- 
nical men during the war were astonished at the high 
standard of technical education and intelligence shown by 
many company directors, station engineers, and foremen. 

At the present time, power transmission worthy of the 
name, and water power, are beginning to receive in the 
United Kingdom the attention they deserve, and for a full- 
time, or post-graduate, course there are few better centres 
for their study than the University of Grenoble. Our 
national finances are in such a state that we shall have 
little money to waste on fads and fakements, and one com- 
mendable feature of modern French work is the avoidance of 
unnecessary expenditure; the influence in the United King- 
dom of acertain number of clectrical men trained in France 
is likely, therefore, to prove valuable. . The large amount 
of money raised in France for power transmission and allied 
work since the Armistice shows plainly that commercial 
men are not afraid of overhead lines, and do not doubt the 
integrity of their Government. 

In France during the war over half a million horse 
power was developed from water power, and it is estimated 
that by the end of 1921 about a million kilowatts will have 
been installed. When it is remembered that during the war 
the only large project in the United Kingdom was shelved 
mainly because there was a danger that the promoters might 
reap some benefit out of it, it can be suid that our national 
efforts up to date have been negative. It must be realised, 
therefore, that the more young men there are who have 
gone to see how things can be done, and have been done, 
the better. ` 

There are four regular courses gt the Grenoble Univer- 
sity :—(1) The normal senior course of two years intended 
for those who have already а good knowledge of mathe- 
matics, physics, chemistry, and theoretical electricity. (2) 
A preparatory courae intended for French and foreign 
students who have not sufficient qualifications to enter 
directly for the senior ,course. (3) A special one-year 
course for those who have qualified at other technical 
Schools and wish to take specialised instruction. The 
latter course would be very useful to some of those who 
took part in the war and wish to bring themselves up to 
date before commencing or returning to practical life. 
(4) An elementary course in theory, design, and practical 
work intended for foremen and leading hands. It would be 
a good thing if some of our important Trade Unions could 
send a few of their young men to some of the leading trade 
schools in France, and not concentrate the bulk of their 
educational efforts on schools for grievancemongers, such as 
Ruskin College and Earl's Court. 

The fees for the regular courses at the Polytechnic 
Section of the University are moderate, and considering the 
value of the degrees and diplomas obtainable, the cost of 
education, including the cost of living, will be found 
very low. | 

The laboratories and workshops are well equipped with 
apparatus; five electric furnaces are arranged for carbide, 
ferro-silicon, and steel production, and allied work, and special 
attention i8 paid to the study of synthetic nitrogen products. 
Part of the power supplied to the Iustitute is delivered at 
5,000 volts, and part from a neighbouring municipal power 
station which has been put at the disposal of the students 
by the municipality. Besides its activities in electricity 
and chemistry. the University is also well known for its 
courses of study in law, political economy, medicine, and 
literature. 


For a number of years before the war the Comité de 
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Patronage des Etudiants Etrangers had arranged shert 
summer vacation courses dealing with the language, 
litérature, history, and geography of France, special facilities 
being provided for English-speaking students ; arrangements 
were also made for men and women past the usual student 
age who wished to brush up" their French. The 
vacation courses start on July Ist, and continue to October 
31st, but the instruction is arranged во that a commence- 
ment can be made at intermediate times, and short courses 
can be taken. In 1919 the vacation courses were attended 
by 447 students from all parts. 

Arrangements are being made by which, if a sufficient 


number of British electrical students join the courses, 


some special lectures and excursions will be organised in 
connection with local power schemes and French electrical 
work generally ; as about 20 electrical students have already 
sent in their names from one of the North of England 
technical colleges, there is little doubt that those who join 
these courses will have an interesting time. Ав the value 
of French technical journals and literature is beginning to 
be recognised, a working knowledge of French will prove 
useful to many engineers, and а vacation course should be a 
pleasant means to that end. 

Arrangements are now being made for a six weeks’ 
technical course to commence in August. 

Grenoble is situated in the centre of a group of moun- 
tains forming part of the Alps, some of the neighhouring 
heights reaching to 10,000 ft. ; there are facilities for sports 
of all kinds, а number of excursions being arranged by the 
Vacation Course Committee. The Foreign Students’ 
Committee has prepared lists of rooms and pensions recom- 
mended for those attending the courses, the cost of board 
and lodging varying from 300 to 500 fr. a month; a student's 
hostel has also been provided at an inclusive cost of 190 to 
225 {т.а month. The French Government is taking con- 
siderable interest in these vacation courses, in the hope that 
they will assist in the formation of the educaticnal 
* Entente." The P.L.M. Railway will probably issue return 
tickets from Paris at single fare to those joining in these 
courses ; those who wish to take part should remember that 
passports are necessary. 

Mr. Н. Sloog, A. M. I. E. E., of 45, Great Marlborough 
Street, London, W. 1, will be pleased to give information 
to those intending to take regular or vacation courses at 
Grenoble. 


Magnetic and Electrical Properties of Iron Nickel Alloys. 
—A paper in the Journal of the A. I. E. E. deals with an in- 
vestigation that was undertaken to determine whether any 
iron-nickel alloys could be found having a higher saturation 
value than pure iron; alloys were prepared containing 0-100 
per cent. Ni, and to make them forzeable it was necessary 
to add alloying elements like Mn or Ti. The results showed 
that the saturation value decreased slowly with increase in 
Ni content up to W per cent., then rapidly to 30 per cent., 
and again rose rapidly to 20 per cent., and fell off gradually 
towards 100 per cent. Ni. At no point did it exceed that of 
pure iron. For values of H between 100 and 400 the per- 
meability was about 5 per cent. higher for 6 to 8 per cent. 
Ni than for pure iron, but this advantage was offset by the 
large increases in hysteresis loss. Alloys containing 35 to 
70 per cent. Ni had high permeability at low and medium 
densities and low hysteresis loss, the highest permeability 
occurring for 50 per cent.; 30 to 50 per cent. allovs were 
characterised by a nearly straight line в-н curve from the 
origin to B= 2.000 to 4.000 pausses, and also by low reten- 
tivity and coercive foree, properties of value in connection 
with certain electro-magnetic meters. Previous investigations 
on commercial Fe—Ni alloys showed that 25 to 30 per cent. 
allovs had irreversible magnetic and electrical transformation 
points occurring below ordinary temperatures; the present 
Investigation confirmed these results for pure alloys. А ЗӨ 
per cent. allov. annealed and cooled to room temperature, 
had its saturation value, 4 m id, Increased from 2.500 to 
17,800 gausses and its electrical resistance decreased from | 
81 to 32 miemhms per cu. em. after being cooled. to liquid 
air temperature and reheated to room tenimerature. Alloys 
containing 15. 35, and 50 per cent. Ni showed practically no 
change after the above treatment. After allowing all trans- 
formations from the austenitie state to the a state to take 
place, the curves for 4 т т, and for electrical resistance both 
have definite cusps for 34.5 per cent. Ni, corresponding to 
the compound Fe. Ni, thus giving evidence of the existence of 
this compound; It is pointed out that the irreversible trans- 
formation causes an enormous increases in the hysteresis loss. 
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THE INCORPORATED MUNICIPAL ELECTRICAL ASSOCIATION. 


The Annual Convention at Ilkley. 


(Continued from page 802.) 


ON Wednesday evening the annual dinner was held in the 
Kivg’s Hall, Ilkley, Mr. T. Roles presiding over a large 
gathering, which included many ladies. After the loyal 
toasts, the toastmaster delighted the audience by calling for 
silence for Major H. Richardson, R.E., M.I.doubleE., who, 
when the laughter had subsided, proposed ** The City of 
Bradford and the Urban District of Ilkley,” and paid a 
well-merited tribute to the hospitality of those munici- 
palities. In the unavoidable absence of the Lord Mayor, 
Councillor Wilfred Turner, chairman of the Bradford 
Electricity Committee, responded, referring to the difficult 
times that the electricity department had gone through, 
under the able guidance of the President. He also drew 
attention to the announcement of the delimitation of the 
West Yorkshire electricity supply area, reported in our last 
issue. Mr. Eckersley (clerk to the Ilkley Urban District 
Council) also responding, expressed Ilkley’s pleasure in 
being associated with Bradford—provided that the associa- 
tion stopped short of absorption. Mr. S. T. Allen 
(Wolverhampton), vice-president, proposed **Our Guests 
(including the Ladies),” and referred to the appointment of 
Sir John Snell as Chief Commissioner as highly gratifying 
to the I.M.E.A. Sir John, replying, said that the fact 
that the ladies accompanied their husbands greatly added 
to the pleasure aud usefulness of the Convention, and dwelt 
on the advantage of the interchange of views at the 
Convention, which did more to promote’ economy and the 
public welfare than reading many books. He referred to 
Dr. Ferranti’s prophetic forecast of the great development 
of electricity supply, which the war had accelerated, and 
rejoiced that Ferranti had seen his prophecy realised in 
part. The Commissioners had received most welcome 
assistance from the engineers of the country ; Mr. Roles had 
presided over the conferences which ledto the delimitation of 
the West Yorkshire area, in which plant of over a million 
kilowatts would be installed during the lifetime of some of 
those present. 
electricity supply, and its relative price would come down, 
while the supply became more general. The cost of elec- 
trical apparatus would also fall. Regretting that he could 
not attend the presentation to Mr. H. Faraday Proctor, he 
ascribed to Mr. Proctor's labours, with the help of Alderman 
Pearson, the immense influence attained by the Association. 

Mr. LI. B. Atkinson (President-elect, I. E. E.) proposed the 
I.M.E.A., in an excellent speech.  Pointing out that the 
only people who did not take the Association seriously were 
its own members, he declared that the support it received 
from the municipalities was absurdly inadequate ; for lack 
of co-operation on the part of the local authorities, the 
generation of electricity was passing to the State, and if 
they did not wake up, the distribution would go too. Mr. 
Roles had suffered from ill-health during the past year, but 
had surmounted all his difficulties. | 

The President, in responding, said that in advocating 
better support, Mr. Atkinson had followed on the lines of 
his (Mr. Roles's) address ; the I.M.E.A. had done great 
work, and could do greater still—but not without funds, 
staff, and municipal support. In view of Sir John Saell's 
remarks, he urged the Commissioners not only to sanction 
the inclusion, in the delegates' expenses, of the cost of 
bringing their wives with them, but also to disallow the 
expenses of a married man who did not take his wife ! 

Bailie W. B. Smith, O.B.E., proposed ‘ The Electrical 
Manufacturing апа Contracting Industries," and declared 
that he had no fear of rings; electrical manufacturers 
were right in agreeing amongst themselves, instead of com- 
peting fiercely and cutting prices too low for a reasonable 
profit. Mr. P. J. Pybus,C.B.K., in reply, said the D. E. A. M. A. 
was trying to standardise plant so that the prices of apparatus 
could be brought down ; he saw both sides of the industry, 
manufacturing and municipal, and declared that corporations 
were paying less than the market price—young men would 
not enter the electrica! industry because of the low rewards 


There would be an enormous expansion of 


offered them, and the industry would suffer. Mr. P. 
Collinson (President, Electrical Contractors’ Association) 
referred to the differences that had existed between the two 
Associations, and expressed a fear that the policy of the 
I.M.E.A. was to crush. the contractors out of existence. 
But if they could get together the differences could, and 
would, be settled. Bradford had already agreed with the 
contractors, and got all it wanted without hurting them. 

Mr. H. Faraday Proctor proposed Тһе President,” 
referring to the difficultigs of ill-health from which he had 
suffered: he had overcome them, with the help of Mrs. 
Roles, and brought about a Convention which was second to 
none. Mr. Roles, responding for himself and Mrs. Roles, 
said that the Association had mno wish to crush the 
contractors. 

On Thursday morning the Convention proceeded to 
Bradford by special train, and met in the Queen's Hall, 
where Mr. J. W. Beauchamp (director and secretary of the 
E.D.A.) read in abstract a paper on the “ Standardisation 
of Tariffs.” In the discussion Messrs. Purse, Dykes, 
Lieut.-Col. Vignoles, Messrs. Wordingham, Hoadley, Major 
Richardson, Messrs. L. L. Robinson, and Long took part, and 
Mr. Beauchamp briefly replied. | 

. After а short interval the members re-assembled to 
witness a presentation to Mr. and: Mrs. Proctor. Mr. 
Roles described it as the most pleasurable duty during his 
year of office ; Mr. Proctor, after 15 years' service as hon. 
secretary, had been obliged to retire owing to the pressure 
of his duties not only to the Corporation of Bristol, but 
also to the surrounding district, and the Council, feeling 
that Bristol Corporation had been exceedingly generous, 
could not oppose his resignation. Alderman Pearson, hon. 
solicitor, and Mr. Proctor's chairman for many years, had 
also resigned. The Council could not let the occasion pass 
without some tangible recognition of Mr. Proctor's services ; 
engineers. and Committee members alike had willingly 
joined in raising. а sum of £300, part of which had been 
applied to the purchase of а wrist watch and a Queeg Anne 
silver tray. Alderman Jephcott, M.P., spoke of the 
sacrifices made by Mrs. Proctor on behalf of the Associa- 
tion and her invaluable assistance to Mr. Proctor, and 
announced that a dressing-case would be presented to her. 

The l'reeident then formally made the presentation, and 
Mr. Proctor, in response, said he had been a member of 
Council continuously for 25 years, and it was always а very 
great pleasure to himself and his wife to do anything 
possible for the Association. 

The members were then again entertained at an electrically 
cooked luncheon by the Electricity Committee of Bradford 
City Council, Councillor Wilfred Turner presiding. 

Mr. Roles, proposing the health of the Bradford Corpora- 
tion, expressed the thanks of the guests for the generous 
way in which it had entertained them ; all the Committees 
had taken part in the preparations for the Convention. 

The Deputy Lord Mayor (Councillor P. L. Craven), 
responding, said that the city had prospered, but the out- 
look now was not so good. Major Richardson toasted th 
chairman, who briefly responded. 

Afterwards special tramcars conveyed the party to the 
Saltaire Mills of Sir Titus Salt, Bart., Sons & Co., Ltd., 
where the whole process of making cloth, from the raw 
wool to the dyed and finished fabric, was shown to the 
visitors. A reception was held at the Cartwright Hall, 
Lister Park, by the Deputy Lord Mayor, in the absence of 
the Lord Mayor, and after the guests had partaken of light 
refreshments and had been photographed in a group on a 
stand specially erected, they returned by special train to 
Ilkley. In the evening the “ Committee " members held a 
private meeting, and the members of the Associated Muni- 
cipal Electrical Engineers (Great Britain and Ireland) did 
likewise. The representatives of the B.E.A.M.A. mean- 
while organised a social evening and dance, which was kept 
up until the small hours. 
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At Ilkley, on Friday morning, the annual general meeting 
was held, Mr. Roles presiding. The report and accounts 
were adopted, and the new members of council elected, 
namely: President, Major Н. Richardson (Dundee) ; Vice- 
President, Mr. S. T. Allen (Wolverhampton) ; Engineers 
(large towns), Messrs. F. W. Purse (West Ham), A. Nichols 
Moore (Newport, Mon.), S. J. Watson (Bury), and J. Н. 
Bowden (Poplar); (small towns) Mr. E. Calvert 
(Finchley); Committee members, Alderman Walker 
(Manchester) ; Alderman Sinclair (Swansea), and Alder- 
man Bird (Birmingham). The hon. officers were 
re-elected. Major Richardson offered the Convention 
a hearty welcome to Dundee for next year, but in view of 
the difficulty of accommodating so large a gathering in an 
-industrial town, the place of meeting was left for the 
Council to decide. Resolutions were adopted urging that 
the financial clauses of the Electricity Supply Bill should 
be passed as soon as possible; that the ownership and 
control of generating stations and main transmission lines 
should be placed in the hands of duly elected public repre- 
sentatives ; that the Council should be instructed to consider 
the question of developing the sale of electricity, tariffs, &c. ; 
and that all awards of the National Joint Board or Council 
should be loyally observed. A new scale of subscriptions 
was unsnimously adopted, and votes of thanks were 
accorded to all who had helped in promoting the success of 
the Convention. Finally, a vote of thanks was given to 
the President and Mrs. Roles, to which Mr. Roles 

nded, drawing special attention to the assistance he 
had received from Mr. Senior, electrical engineer to the 
Ilkley Urban District Council. 

For the afternoon an excursion in motor chars-a-bancs to 
Pateley Bridge and the Nidd Valley had been organised, 
and four car-loads took part in it. The remainder of the 
party began to disperse after the general meeting, which 
marked the close of a most successful Convention. The 
attendance in all exceeded 400, and 263 sat down at the 
annual dinner. 


CORRECTION.—On_ p. 803 of our last issue we said that Mr. 
Roles caine into office as chief electrical engineer and manager 
of the Bradford electricity department in 1912; he has, how- 
ever, occupied that position since 1907. 


The Design of Distributing Networks. 


By C. A. GILLIN, A. M. I. E. E. (Bradford Electricity 
Department). (Abstract.) 
(Concluded from p. 807.) 
I (c). CABLES AND METHODS OF LaviNG. 
ALL up-to-date undertakings have adopted paper-insulated 
lead-sheathed cables for general supply purposes. 

For multiphase А.С. systems multicore cables are essential, 
and for b.c. systems they have become recognised as the 
best. Single-core cables, however, have one great advantage 
with regard to continuity of supply. In the case of faults it is 
usually found that single-core cables will burn themselves 
clear, and after severance, re-insulate themselves without 
taking sufficient current to blow the feeder pillar fuses. The 
continuity of the cable is broken, but often the continuity 
of supply is maintained, and, as usually more than sufficient 
evidence has been given of the existence of the fault, its 
location and repair is effected without much trouble. On 
the other hand, a fault on concentric or multicore cable 
almost invariably puts its section out of commission. Mult 
соге cables are cheaper, very reliable, more convenient and 
adaptable, and the respective advantages of these two typis 
occasionally make a choice of either a matter of delicate 
decision. i 

Solid systems have had their day. The chief disadvantages 
are: That due to shrinkage, the piteh or compound neither 
fills the troughing nor clings to the cable sheath, resultin 
in access of moisture and often both chemical and electrolyti: 
action on the lead of the cable; the dissipation of heat is very 
slow, and cables cannot therefore be run safely for long periods 
at even an economical density: after а few years faults occur 
due to vibration ervstallising the lead, which disintegrates and 
allows the moisture referred to above to penetrate into and 
ultimately destroy the insulation of the cable. 

Conduit systems are good when used with discrimination. 
Their construction is most useful in situations where it 1s very 
probable that otherwise excavations will follow one another 
jn rapid suecession. Under other conditions it 1s cheaper to 
open out again: conduits usually cost more than re-opening 
ground. Another disadvantage is the decreased carrying 
capacity of the cables where drawn into ducts, due to the 
low rate of heat dissipation. It has been demonstrated that 
a difference of 50 deg. F. exists between the copper of a loaded 
cable and its duct wall. Messrs. Keating and Mueller give 
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35,000 K. v. A. ав the maximum load any cable duct should be 
called upon to carry, most of their troubles having developed 
where this maximum has been exceeded. In spite of these 
drawbacks it 1s frequently expedient to make considerable use 
of ducts, and the choice of the 1nost euitable is often decided 
by the circumstances of the case. Iron pipes are sometimes 
strongly advocated; if used they should be bonded at every 
joint and to the cable sheath (and armour) at each end. А 
very etrong objection to their use is liability to weld to the 
cable after a fault. Stoneware ducts of various types are 
available. Fibre conduits are the greatest rivals of the above, 
and experience substantiates the claims put forward by their 
advocates. Both forms of conduit may be buried in concrete 
or not; in the case of a nest of them, it is necessary to employ 
concrete to hamtain their alignment and position. One 
difficulty arising from the use of concrete is that workmen 
sometimes mistake it for the remains of an old building or 
wall and proceed to demolish it. 

When the saving in space is a matter of importance, fibre 
conduits have an appreciable advantage. Stoneware ducts 
conduct away the beat more rapidly. 

In connection with draw-in systems, the importance of 
well-designed manholes should not be overlooked. They should 
be built to prearranged approximate standards. 

Lead-covered and armoured cables laid direct in the ground, 
and suitably protected against mechanical damage, are un- 
doubtedly the best proposition when the ground is chemically 
suitable, :.c., free from ashes and organic matter. It is 
advisable to protect the cables by layers of compound, com- 
mencing at the lead sheath, and well compounded tapes of 
suitable material. In addition, good soil should be used to 
protect the cables. 

During the war, when the cost of armouring rose to a very 
high price, Bradford decided to dispense with the use of 
armour of any kind, for E.H.T. and all other cables. At normal 
prices, and where E.H.T. lead-covered cables are built with 
a copper earth sheath under the lead, the saving is not great. 
But why retain the copper sheath? It is never used with 
split-conductor and similar systems of protection. For 30 
years unarmoured cables laid direct have been, and still 
remain, in continuous use in the centre of the city, and for 
over ten vears there has not been a single fault on them. 
They formed part of the original two-wire system, and when 
the third wire was laid it was an armoured cable. Such 
few faults as have occurred in the district have been on the 
armoured cable, which in all cases is the positive; practically 
all these faults were a direct result of the effects on unbonded 
armour of other faults further afield. Precautions should be 
taken to prevent damage to the lead sheath by specifying 
alternate layers of a suitable compound and at least two 
layers of well compounded tapes. The ground should be 
naturally suitable or made suitable, and the use of shovels 
when putting on the first layer of soil should be strictly 
forbidden; the soil should be riddled over the cables, and no 
tools used except by one or two picked men until after the 
usual mechanical protecting material is in place. 

For protection of cables from mechanical damage during 
subsequent excavations the following is suggested as the best 
order of reliability : Creosoted wood boards; reinforced con- 
crete slabs; tiles; bricks. A thick board is a source of worry 
to а man trving to dislodge it, not only on account of its 
length, but also due to its resistance to the withdrawal of a 
pick driven into it. Even when almost rotten, its presence 
suggests exploration. A concrete slab is its most effective 
rival. Brick suggests nothing but bricks, 

Two reasons for allowing more space between cables than 
is customary are lability of damage to sound cables, due to 
faults on adjacent cables, and the necessity for making reason- 
able allowance for dissipation. of heat. In each case the 
pressure is the most important factor, particularly when 
20,000 to 30,000 volts is in question, as the heat due to dielec- 
trie hysteresis at high voltages and rising temperatures is 
very considerable. The maximum safe temperature of the 
copper in cables working up to a voltage of 11,000 is 150 deg. 
F. Below 11,000 volts a somewhat higher temperature max 
be allowed for. Cables working at their most economical 
carrying capacity would in general be well within the safe 


. temperature limit, but under emergency conditions (which 


are becoming chronic) it is useful to know to what extent 
risks may be taken. The energy loss in the dielectric and its 
effect on transmission and distribution economy: do not appear 
to be appreciated at their true values. For instance, on а 
"Leore 0.25 sq. in. cable carrying. 250 amps, at 30.000 volts, 
50 periods, at a load factor of 40 per cent., the dielectric 
energy loss is nearly 40 ner cent, more than the C"R loss. 
Up to about 150 deg. F. the dielectric loss is proportional to 
the temperature, but afterwards increases rapidly. Ав it 18 
also nearly proportional to the sauare of the voltage, it is 
obvious that lower current-carrving values and increased 
spacine distances must be adopted as the voltage is increased. 
The correct spacing of cables is a matter of the highest im- 
portance, and should vary from about 8-in. for L.T. to 2 ft. 6 in. 
for 90.000 to 30,000 volts. 

Overhead lines have a few advantages, of which continuity 
of supply is not one. Taking into account wavleaves, repairs, 
upkeep, renewals, and higher rate of sinking fund, their cost 
is not much (if anv) Jess than underground construction. 
After the first few vears their maintenance is very heavy 
not twice, as is frequently stated, but many times the cost 
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of underground construction. The only justification, with a 
few exceptions, for their provision is in those cases where a 
considerable reduction in route distance results, or over ground 
not suitable for underground cables. 


I (d). JOINTING, BONDING, AND EARTHING. 


Properly made, а cable joint should have as good a factor 


of safety as a cable. A married joint, properly sweated 
by using a metal pot, insulated with unbleached tape boiled 
in а suitable oil compound and put on hot, will generally 
be satisfactory up to 10,000 volts. Above this pressure it 
may be advisable to use porcelain spreaders in addition. 
Expansion joints may be useful in some districts, but unless 
the cables are persistently overloaded beyond their safe limit, 
or ground subsidence is a common occurrence, they do not 
seein to be necessary. Faulty joints are sometimes the result 
of cutting too deeply when taking off or trimming back the 
lead sheath. When insulating the joint, the tape should be 
drawn tightly at every turn to avoid air pockets, and in 
damp weather should be occasionally basted with the sleeve 
filling oil compound heated to 230 deg. К. This should always 
be done before putting on the lead sleeves. An efficient 
sleeve of chemically pure lead of reasonable weight, plumbed 
on to the sheaths of the cables with wiped joints and then 
filled with suitable viscous compound, should make the joint 
equal in stability to the cable. Provision should also be made 
against the effects of faulty plumbing by enclosing the joint 
in a box filled with a bitumen compound. If the cables are 
armoured, the armour schould be bonded to the lead at every 
joint. Many faults have been caused by neglect of this pre- 
caution, as the result of arcing between lead and armour 
due to fault currents from a distance. Probably inefficient 
bonding of the armour, &c., has been responsible for more 
cable interruptions than any other single cause. One of 
the best forms of bonding armour is that used by Messrs. 
Henley on all their boxes, &c. A very successful bond can 
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be made by tinning the armour and plumbing it on to the 
lead sheath by a wiped joint. ‘his requires very careful 
workmanship, otherwise the bond (like many others) is worse 
than useless, as divorce is caused by heavy fault currents, 
arcing results, and additional faults are thereby created. 
Ineflicient bonding is far worse than no bonding at all. Ad- 
vantage should be taken at all points where several cables 
meet to bond together all their lead sheaths and armour. 

One particular point in each supply area should be adopted 
as a point of hypothetical zero potential and connected 
directly to the points at which the neutrals at the generating 
stations are earthed through their resistances. 

The earthing of the neutrals and star-points of L.T. systems 
is compulsory, and if it is not now common practice in the 
case of E.H.T. systems it should be, as the whole system i8 
thereby etabilised, surges are minimised, and the voltage to 
earth being reduced increases the factor of safety. 

The earthing of the neutral in three-phase, four-wire A.C. 
district distribution is a matter upon which considered 
opinions would be appreciated. So long as one transformer 
chamber supplies its own district there is no difficulty, but 
a time sooner or later arrives when the L.T. networks of 
adjacent districts have to be paralleled. Earthed neutrals in 
more than one place on the saine system invite the circulation 
of currents due to harmonics. It is usual to earth at only 
one chainber in the centre of a group, but what is to be done 
when all districts ultimately merge into one group? One 
point only seems inadequate unless insulated .cables are to be 
гип to various parts of the system from it and connected to 
the cable sheaths. 

I (e). ACCESSORIES. 


Generally speaking, the detail work of such things as 
pillars, street boxes, joint boxes, service terminal boxes, &c., 
Is scrappy, badly designed, made of indifferent metal, badly 
finished, unskilfully fitted, and thev are put on the market 
with an apparently fatuous insensibility to their unfitness. 


Common defects are lack of essential lock-nuts, &c., defective 
or inefficient soldering of connections in isolating switches, 
current transformers, relays, &c.; bad contacts and insufficient 
contact area; small sectional areas and low conductivity, &c. 
Some of these imperfections may not give visible results until 
after the plant has been in commission for a considerable 
time, and their consequences often obliterate the cause of 
the troubles. 

Feeder and section fuse pillars should be selected very 
carefully before being adopted for extensive use, as it is 
essential that all fittings, fuse jaws, and fuse handles should 
be interchangeable and satisfactorily perform their functions. 
Sloppy cables and under-rated connections out of sight make 
provision for trouble. For heavy networks, fuse jaws are 
invariably deficient in both sectional area and contact surface; 
the consequent heating-up eometimes causes eectional inter- 
ruptions at most inconvenient times. 

Disconnecting boxes should be safe, impervious to moisture, 
easy of access, and readily: handled, most of the time occupied . 
in restoring a supply after clearing a fault being used up in 
opening, disconnecting, and closing these boxes. Every link 
should be robust, have ample and efficient contact surface, and 
point definitely in the direction of the cable it controls. Sim- 
plicity is most appreciated on a dark wet night; intricacy of 
construction and assembly, if it conduces to simplicity of 
operation, is far preferable to constructional simplicity and 
obscure operation. 

During the last few vears failures have been mitigated by 
building around each gland where the cables enter a brick 
box, and filling it with compound. 

None but very high-grade compounds should be used in 
joints or boxes. A good compound should be chemically stable 
and neutral; tough but not brittle over a wide range of tem- 

ratures; have a high melting and softening point; be non- 

vgroscopic; free from ash, grit, or scum; and have high 
dielectric strength, hot or cold. Its coefficient of expansion 
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should be as low as possible, and its tendency to stick tena- 
ciously to cast iron as high as possible. The latter will be 
helped if boxes are previously painted with bitumastic paint. 


Tue Best MEANS or MEETING FUTURE DEMANDS FOR ELECTRICAL 
5 ENERGY. 


Constructive foresight in network design is a matter brist- 
ling with difficulties, as the magnitude of future demands 
is quite unknown, but they are going to be very heavy. 
These demands, so far as general heavy industrial supply is 
concerned, can be quite satisfactorily dealt with as outlined 
in section 1; but provision for those loads which may be 
expected in the future on the medium pressure supply net- 
works is another matter altogether. Every house will have 
electric lighting; 70 per cent. of them will have an electric 
radiator; the electric washing machine has a future now 
undreamt of; cooking is bound to boom; irons, pans, grills, 
toasters, are already extremely popular. The curves in fig. 5 
show the applications received for heating apparatus by the 
City of Bradford during the last eleven years. The figures 
represent known installations, and probably should be in- 
creased by 50 per cent. Curve C represents the ratio of 
KW. of heating to total number of Consumers connected, and 
is very significant. 

In the business and shopping districts the small motor is 
replacing all hand-operated mechanism; оћсе and shop fire- 
places are gradually becoming anachronisms. Coincident with 
these movements 1в the modern tendency in the direction 
of higher buildings of many stories; these large blocks are 
going to provide a huge future load in radiators and energv- 
consuming devices (in spite of central heating arrangements), 
which may easily reach 500 to 1,000 kw. each. Are they to 
be treated like large individual consumers and given an 
E.H.T. supply with a meter room on each floor to which each 
consumer will run his wiring? In some cases this will be the 
best proposition if suitable arrangements can be made, but 
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in other cases, where every ten or twenty yards loads varying 


from 1 to 100 kilowatts are required, the solution must be a 


diflerent one. For the sake ot economy the district loads 
must be delivered by k. H. T. mains at 20, 000 volts, or over, 
to centres, and froin these distributed to various feeding 
points. In А.С. districts the distribution would be eflected by 
6,000- or 11,000-volt. mains supplying transformer chambers, 
each of which would in turn supply its own limited area, 
but the ultimate demands will in all probability be so heavy 
that the transformer chainbers would have to be very duc 
together. Their cost, accommodation, and number would 
seem at first sight to be prohibitive, but further investigation 
shows this to be the best method where practicable. 


D.C. areas would either have to be scrapped or numerous 
heavy b.c. feeders would have to take the place of the 6,000 
to 10,000-volt cables, unless these could stil be used by 
employing improved inercury-arc rectifiers in similar chambers 
to those in А.С. districts. Combined with E.H.T. distributors 
the efficiency of rectifiers at fairly. high load factors compares 
favourably with medium-pressure feeders, but they would 
add £10 per Kw. to the capital cost, which would go a long 
way towards the cost of changing over the system entirely 
to A.C., and they require attendance. 

'The ‘only alternatives to the installation of large numbers 
of transformer chambers, &c. „ are larger L.T. cables or higher 
pressures at the consuiners' services. Larger nmins than 
those now in use are objectionable, and it also follows that 
larger loads would be dislocated when faults occurred. One 
is therefore forced to the view that the solution must be 
found by the adoption of higher pressures, which in turn 
must involve either (a) the use of transformers at all services, 

(b) the adaptation of lighting and other apparatus to those 
higher pressures, or (c) the use of a system of distribution 
consisting of primary and secondary cables with transformers 
of a sufficient capacity installed wherever necessary. After 
careful exainination (a) will be found to be prohibitive on 
account of the extremely high cost of services each with a 
separate transformer, (b) is in the hands of the future and no 
doubt will come to fruition earlier than most people expect, 
(с) appears to be a popular American stunt when a factory 
builds around it a mushroom town, and should be useful in 
the ease of large residential blocks. | 

The curves in fig. 9 have been prepared. to show the rela- 
tive costs of supplying an area of one square nule by (curve 
A) 3-phase, 4-wire, 400% 3 0-volt mains fed from 6,00- volt 
transformer chambers, and (curve B) supplying the same 
area Бу 3- phase, 
Q4O-v, transformer for every four Services. Although the 
latter is shown to be cheaper, the former is the better com- 
mercial proposition because it includes the further advantage 
of making use of the 6.600-volt mains for supplying large 
demands along the same routes, and, of course, its advan- 
tages would be still greater if a pressure higher than 400/230 
volts were applicable. In each case it has been assumed that 
a distributing centre is available in the district. Curve A 
includes. the necessary transformer chamber equipments, 
with duplicate transformers, and the cost of half the build- 
Ings, the other half being presumed to be on existing premises, 
and one 6,000-volt split-conductor cable laid along the same 
route and at the same time wherever a medium pressure is 
provided for; but curve В provides for one 3.000-volt. main 
only and the necessary transformers. Both curves include 
the cost of fuse pillars, switch pillars and services, and 8 miles 
of mains. 

Advantage should be taken of increasing the load-carrying 
capacity of all cables and other plant by seizing every oppor- 
tunity of improving the power factor. Raising the power 
factor of the load on a cable from 0.5 to unity increases the 
load-carrving capacity of the cable 100 per cent., from 0.6 to 
unity 67 per cent., and from 0.7 to unity 43 per cent., the 
losses and regulation remaining the same in each case. Con- 
versely, for the same KW. load the losses at 0.7. 0.6, and 0.5 
power factors would be respectively 2, 2.7, and 4 times the 
losses at unity power factor. 

Tt is almost impossible, except in extreme cases of very 
low power factor, to induce consumers to install synchronous 
motors, phase advancers, condensers, &c. 

Tariffs in all cases should be arranged so that the proportion 
due to standing charges increases in definite ratio to the 
decrease in power factor. The capital charges on the steam side 
of a supply undertaking are unaffected by low power factor 


except in so far as the additional output to compensate for 


extra losses at peak load is concerned, which тау be neglected 
in practice. The increased capital charges on the remaining 
station plant, however, ате not inconsiderable, and in a fairly 
large station would be increased 44 per cent. to supply a 
power load operating at 0.7 power factor, compared with the 
same load operating at unity power factor. For the same 
eireumstanees the capital charges on distribution would he 
doubled, as these costs vary inversely as the square of the 
power factor. Tt is obvious, therefore, that in tariffs the 
standing charges should not only be based on K.v.A. demand, 
but that equitable treatment justifies a rising imerease per 


K. v. A. 98 the power factor decreases. 


Single-phase welders and furnaces are becoming very. popu- 
lar in this country. and in a vear or two thousands of the 
former will be in common use. Their power factors varv 
from 0.3 to OF and their Toads are erratie. The method of 
charging for the energy supplied to them deserves considera- 


3,000-volt mains with a 3,000-v./400-v. or 


age cut-outs, to 


tion at once, and should surely be based on at least three 
times the К.У.А. demand plus a flat charge per unit used. 


TRANSFORMER CHAMBERS. 


Transformer chamber buildings must be situated in dry, 
clean places, or made dustproof, otherwise fuil prevents 
Batislaccory operation of switchgear, relays, &c. Darty m- 
sulators are a continual source of expense, and dampness 
increases inaintenance n operation costs. They should be 
built of solid material; rats, wice, &с., gam access, and 
Inischevious persons uera po trouble. 

Roots and buildings must be strong and fireproof to protect 
apparatus trom damage due to fire, collapsing adjacent walls, 
&c. 

То comply with the foregoing, buildings must be of stone, 
brick, or other suitable material, and have a reinforced con- 
crete roof rendered waterproof by being asphalted. Experi- 
ence shows brick buildings to be the cheapest and most 
satisfactory. 

The design. of buildings can only be standardised to a 
limited extent, the buildings themselves not at all except for 
certain sizes and suitable location. The design of the building 
and its size depends on the type of switchgear used, whether 
single-phase or three-phase transformers are installed, aud not 
least, on its position in relation to the generating stations 
or distributing centres, i.e., to the short-circuit value of its 
location, аз this factor will influence the size and design 
of its switchgear. 

Standardisation of parts of buildings can easily be, and 
should be, adopted. Such parts аге ventilating louvres or 
grids, concrete bricks or blocks with holes cast in for rag 
bolts and other fastenings to be cemented or leaded in. 

The provision of adequate ventilation is the most im- 
portant item in chamber coustruction. The dissipation of the 
heat due to transforiner losses requires on the average ap- 
proximately 350 cubic feet of air per minute per KW. loss 
for oil-cooled transformers and 70 to 90 cubic feet of air for 
ulr-blast-cooled transformers. 

As in the case of buildings, so also with regard to equipment 
Is any attempt at hard and fast standards undesirable. Supply 
authorities who are in a position to do so buy from different 
manufacturers such items аз they find most suitable for their 
requirements and assemble them in their own workshops 
at little more than half the cost of those purchased: complete. 

As the size of the generating station and the area of supply 
Increase it becomes expedient to adopt two or three different 
sizes of oil switches for use at corresponding impedance dis- 
tances from the generating stations, their rating depending 
upon the total amount of running plant on the system. They 
might have breaking capacities of, say, 
K. v. A., and 300,000 K. v. A. Installing the oil Switches too «ша 
for their duty is simply squandering: money, 

Standardisation of switchgear, if not impossible, is at least 
inadvisable except within definite limits. Until manufac- 
turers standardise their gear, and decide how to rate it in- 
tellivently, supply authorities must remain free lances. 

In designing the arrangement of transformer chambers, 
one ought to commence at the generating station and adopt 
a uniform method of notation, relative arrangement, and 
colouring of phases. The same sequence should be observed 
in the cables, throughout the switchgear, and at the trans- 
former terminals, Then on the low-tension side of the trans- 
foriners a similar sequence should be followed out, and like 
wise through the т. distributing or control boards to the 
L.T. cables, network boxer, fuse pillars, and the cut-out boxes 
on consumers’ premises. The importance of this from the 
standpoint of the operation staff cannot be too strongly em- 
phasised. 

| FRRATUM.—In our last issue, p. 806, figs. 5 and 7 aia 
be inter changed.] MA 


DISCUSSION. 


'The discussion was opened by Mr. C. H. W ORDINGHAM, sho 
remarked that the mains were the most costly and important 


item In an undertaking, but had not been so much in evidence 


as the generating plant at such meetings. In the case of a 
large area under the national scheme, the transmission Ше 
alone might cost more than the generating plant, in addition 
to the distributing network. If suitable cables were available, 
the pressure would be higher than 33,000 volts. Не preferred 
10.000 to 6,000 volta for feeders. The Research. Coininittee 
was obtaining most interesting results with regard to the 
carrying « apaeity of underground mains. Farthing ” was а 
wide question, affecting not only the mains but also private in- 
stallations; the principle laid down in the report of the LE. E. 
Sub-Committee on earthing would involve great expense in 
carrying it a and he thought it would be better to use leak- 
| prevent the earth current from exceeding: a 
moderate valne. Пе strongly objected to the author's pro- 
posal to raise the pressure on consumers’ installations; for 
large motors, &c., a high pressure was the right thing, but 
not for small consumers and domestic appliances, Farthing 
cooking utensils and irons was a nuisance, and might have the 
opposite effect to that which was intended. If, on the other 
hand, the supply pressure were reduced to 50 volts, all wiring 
regulations. could be relaxed, and the installation greatly 
cheapened, a most desirable result, even if it cost a little more 
to give the supply. | 

Mr. STaninanp (Hornsey), referring to the author's con— 
denination of the solid system, said that lead-coyered cables 
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laid solid near & tramway had suffered damage, and the soil 
was not suitable for laying cables direct in the ground; but 
by laying armoured cables on the solid system all the diffi- 
culties were overcome, and in 15 years there was only one 
fault. He had used transported soil to protect cables, but 
after a time that precaution failed to have effect. He did 
not agree that bricks were ineffective as a protecting covering. 

Mr. F. Ayton (Ipswich) disagreed with Mr. Wordingham re- 
garding the supply pressure, and pointed out that electricity 
was incomparably less dangerous than gas. With regard to 
the continued use of low-pressure direct current, he hoped 
that the mercury vapour rectifier would solve the problem, and 
in a few months he would have a rectifier sub-station in 
operation. 

Major BELL (Hull) regarded the proposal to dispense with 
armouring as heterodox; it would impose upon the lead sheath- 
ing а function that it was never intended to perform. If the 
author was right, the cost would be reduced, but if he was 
wrong, the result of following his advice would in a few 
vears be horrible to contemplate. In laving down heavy 
cables in anticipation of a future load, difficulties arose in con- 
nection with protecting devices; either these in the early stages 
would be too large to be effective, or they would have to begin 
with small ones and replace them later with larger ones, a 
matter of no little difficulty and expense. In the United 
States all the big companies retained their D.C. network in 
use, not increasing its area but adding to its load; he doubted 
the suggestion that а gradual change-over to А.С. would take 
place, though naturally А.С. would be used in the outer areas. 
He agreed with the author that the advantages of overhead 
mains were more than outweighed by the drawbacks; farmers 
had a rooted objection to granting wayleaves, and the neces- 
sity of placing the poles in dvkes or fences made a pole line 
look like a Chinese fence." The designs of sub-stations 
shown by the author appeared unduly expensive. Manufac- 
turers’ phraseology with regard to the rating of switches was 
open to criticism; what did ‘а breaking capacity of 300,000 


? 

Mr. 8. E. Feppen (Sheffield) congratulated Bradford on 
the excellence of its mains department as evidenced by the 
author's paper. He preferred to generate at 11,000 volts, and 
had never had а breakdown due to the use of that pressure, 
which allowed of the adoption of a handy eize of cable for 
5.000 Kw. over а 10-mile radius. He would step up to 60,000 
volts when the cables were available. The only suitable pro- 
tection for heavy feeders on a large system was the split-con- 
ductor, with the possible addition of the Hunter-Beard system ; 
capacity currents upset the other methods on a large system, 
but they were useful for protecting transformers, &c., con- 
nected to the system. He preferred not to exceed a sectional 
area Of 0.25 or 0.35 sq. in, in cables. The largest houses were 
not necessarily the largest consumers; some small houses took 
95 kw. Undoubtedlv there was going to be a big boom in 
electric cooking, and it was most difficult to know how to 
deal with it. With regard to the earthing question. it would 
be most disastrous to have a large system all coupled up 
together; they might couple up lightly, or provide means for 
coupling up when necessary. He agreed absolutely with Mr. 
Avton with regard to the eafety of electricitv. For protecting 
mains laid in bad ground, he recommended the use of clay; 
wood was scarce, and he was using slabs made of ash con- 
crete for covering cables. The power factor of bic rolling- 
mill motors was extremely low—some as low as 0.3. For 
domestic supply, he used 200 volts, and would not exceed 250; 
but for big motors and.rotary converters he used 11,000 volts, 
and for motors of medium size 3,300 volts. 

Mr. Purse (West Ham) described. with illustrations. a 
daring type of eub-station which he found in use at West 
Ham; the transformers were not surrounded by brickwork, the 
room being open to the air, and only the switchgear was 
completely enclosed. The design was cheap and good, and 
had given satisfactory results over a period of 12 vears. To 
examine the transformers, they were rolled out from under 
cover. 

Mr. Watson (Bury), referring to the condemnation of over- 
head mains both last vear and at the present convention, said 
he and others had considerable lengths of o.m. lines at 6,000 
and 11,000 volts: justica had not been done to that system. 
The capital cost was reduced, and the mains could be carried 
over ground where underground cables could not be used 
except at great expense. With 10 years' experience of 10 or 
12 miles of E. H. T. lines at 6,000 volts, he found that the main- 
tenance cost was not excessive; continuity of supply was not 
quite во good, but the restoration of service was much more 
quickly effected than with underground cables. Tn the future 
overhead mains must be used, if many of the distant points 
were to be supplied. It was unwise to belittle the advan- 


tages of o.H. lines; the question must be considered on its 


merits, and in many cases there was no alternative. 'The 
duplication of E.H.T. mains was a matter of the first import- 
ance. Under war conditions it had not been carried out, and 
for individual consumers it was not always commercially pos- 
sible, but in some cases. snch as bulk supply from one autho- 
rity to another, it was indispensable. Transmission bv E. H. r. 
polyphase current was now standard practice, and all large 
achemes should extend on the polyphase svstem: the cost of 
changing-over large existing D.C. systems was too great, but 
thev should not be extended. The Board of Trade required 
that only one point of s system should be earthed, and in his 


opinion each district should have a separate supply; it was 
better not to interconnect the low-pressure networks, 

Mr. J. H. C. Brooxina (Cable Works, Warrington) said that 
dispensing with the use of armour was a very momentous de- 
cision; no other system was running on those lines. Success 
depended largely on continual attention to maintenance. 
Practice was liable to change as one mains superintendent fol- 
lowed another; when they had a good mains man they should 
stick to him. AH other classes of plant received immediate 
attention when faulty, but troubles on the mains showed their 
effects years after the cause occurred. He had seen one autho- 
rity pulling out a system at the same time that an adjoining 
authority was putting it in. Inefficient bonding was worse 
than no bonding at all. 

Mr. WEBBER (Keighley) had had serious trouble with cables 
laid on the solid system, with wooden bridges; minute faults 
occurred two feet apart for miles. The cables had been down 
10 years, and there were three or four faults every week, with 
thousands to come. He agreed with the author that ordinary 
armouring was of little use; it would not withstand a navvy's 
pick, and it was a troublesome job to joint armoured cable. 
He considered that overhead cables would not eurvive; they 
cave no trouble in euminer, but lots of it in winter. | 

Dr. S. Z. рь Ferranti drew attention to the intensive pro- 
paganda in favour of gas, which was cleverly organised; but 
electricity required no such assistance to attain success. ey 
had to consider the cost of getting the electricity to the con- 
sumer, and the uses to which he would put it; the mains were 
so important that the greatest possible amount of work should 
be done on them. The problem was not to get the present 
amount of electricitv to the consumer at а lower price, but 
to supply him with a vastly greater quantity at а price not 
much higher than at present. He recalled the fact that 31 
years ago the I.ondon Electric Supply Corporation had not 
only to devise but actuallv to make paper-insulated cables; 
present-day practice justified that decision. Twelve miles of 
those original mains were still supplving London nt 10,000 volts. 

Mr. GILLIN briefly replied to the discussion, and was accorded 
a hearty vote of thanks for the paper. 


- 


A golf competition was one of the features of the meeting. 
It was the second of the kind only, the first being held in 
June. 1914, at the Warmley course, during tbe Birmingham 
Convention. This produced only a dozen competitors, whereas 
the Ilkley competition brought 31, including two ladies, into 
the field. Tt might be worth while to introduce into next. 
year's IL.M.E.A. Convention programme a golf competition of 
a more official kind, as so many are now interested in the 
game, and there are few business associations that do not have 
such a competition annually or even oftener. | 

Messrs. J. K. Brydges and W. G. Pickvance acted as the 


Organising Committee for the competition, and everything 


passed off smoothly. A silver cup was contributed anony- 
mously, and an optional sweepstake added to the interest of 
the competition, which was plaved on the excellent links of 
the Ilkley Golf Club on the Wednesday and Thursday after- 
noons of the Convention week. 


Mrs. J. К. Brydges presented the prizes to the following :— 
Brown. W. А. (Pirelli) ... i Ma —17= 
Silver Cup and 1st sweepstake prize. 
Woodhouse, Mrs. W. B. ids . . 119-36- 83 
Midgley, H. E. (English Electric) 91— 8= 83 
9nd and 3rd prizes divided. 
Other competitors returned cards as follows :— 


Dickinson, H. (Liverpool! 06—15- 81 
Speeding, T. (Sunderland) . 100—14- 86 
Heath, P. M. (Hon. Solicitor) ... 98—12= R86 


Brvdges, J. K. (Eastbourne) :.. . 101-14- 87 


Bond, F. (Battersea) ... is 91— 4= 87 
Preece, G. L. (Bruce Peebles) . 96— 9= 87 
Christie, J. (Brighton) ... 2 . 1183—94 = 89 
Deverill. A. G. (Brush) ... n. . ]105—-14- 89 
Stone. G. D. (Mirrlees) ... " . . 107—18- 89 
Starkie, J. E. (Burnlev) m .. 103—14- 89 
Brooking, J. H. C. (C. T. S.) .. .. 104—1д= 92 
Ferguson, В. F. (Hastings) . . 109- 6-2 93 
Pickvance. W. G. (Wrexham) 117—90= 97 
Clothier, J. (Bootle)  .. ae 111-10=101 
Brown. W. A., Mrs. Me 132— 27 105 
Symonds, G. ; 132—18=114 


Other competitors, who evidently forgot to return their cards, 
were Messrs. Angus, Davidson. Dexter, Hunter. Irving. Jack- 
son. Lunn, Marshall, Milnes, Naylor. Rowse. and Torney. 

We are indebted for these particulars to Mr. J. H. O. 
Brooking. 


E.T.U. and Kinema Wages.—For some time the Elec- 
trical Trades Union has heen at lorgerheads with the Sussex branch 
of the Cinematograph Exhibitors’ Association on the question of 
wagen demands. At last month's meeting the demands pnt forward 
on behalf of the operators were rejected. and Mr. J. Webb, London 
district secretarv of the E.T.U., warned the C. E. A. of the nossible 
consequences. The C.E.A., at a meeting on June 19th. decided that, 
a sub-committee be set up and authorised to negotiate terms of 
wages and*hours with representatives of the E. T. U., subject to con- 
firmation]by the gencral mceting.— Daily Herald. 

F 
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NATIONAL HEALTH INSURANCE ACT, 1920. 
NEW RATES OF CONTRIBUTIONS AND 
BENEFITS. 


By JOS. J. Н. STANSFIELD. 


By an Aot which received the Royal Assent on May 20th, 1920, 
the rates payable under the National Health Insurance Act, 1911, 
in respect of employed contributors, have been increased. 

The Act will, except as otherwise expressly provided, come into 
operation on July 5th, 1920, or on such later date, not being more 
than 12 months later than May 20th, 1920, as the National Health 
Insurance Joint Committee may appoint, and different dates may 
be appointed for different purposes and different provisions of 
the Act. 

A memorandum (266/X) has just been issued under which the 
weekly contributions payable for employed contributors in Great 
Britain will be increased as from July 5th, 1920. The new rates 
are as follows, the rates payable under the Act of 1911 being also 
given for comparison :— 


1920. 1911. 
For male contributors se vus 10d. 7d. 
For female contributors... s 9d. 6d. 


In the case of exempt persons (that is, employed persons to whom 
certificates have been granted) the rate has been increased to 5d. 
per week. 

Employers must stamp workers’ cards from July 5th, 1920, this 
date being the commencement of the second half-yearly period 
of 1920, 

In the case of employed contributors, the employer may make 
deductions as follows :— 


1920. 1911. 
Men... wee $us C 5% 5а. 4d. 
Women... ive — x A 4d. 3d. 


but when e worker aged 18 or upwards is not in receipt of board 
and lodging from the employer, and the rate of remuneration does 
not exoeed 48. а working day, the amounts that may be deducted 
are:— 
For remuneration over 3s., but not over 4s. f Men, 4d. 
a working day. Women, 3d. 
Below 3s, ... sen a sae Nothing. 


In the Act of 1911 it was provided that Parliament should pay a 
certain part of the contributions in the case of low wage earners. 
This provision now ceases to have effect. 

The ordinary rates of benefit are to be increased from the before- 
mentioned date as follows :— 


a эн, Per weck. 
8. > 8. " 
Ordinary rate of sickness benefit :— 
Men  .. eis ves 15 O 10 0 ii 
Women ... AN eue 12 0 7 6 " 
Sickness benefit before 104 weeks from , 
entry and payment of 104 contri- 
butions :— 
Men CA е 9 0 6 0 - 
Women ... T ТР 7 6 5 0 » 
Disablement benefit :— 
Men and women... ... 7 6 5 0 K 
Maternity benefit ... 40 0 30 0 


The new rates do not apply to sehemes in force which have been 
approved by the Registrar of Friendly Societies under Sec. 72 of 
the Aot of 1911, and the Minister of Health may cancel certificates 
already given in respect of provision for employment under the 
Orown or any local or public authority, or in the service of a 
railway or other statutory company where the terms are less 
favourable than those now provided under the new Act, and for 
the same reason schemes of approved societies may be revoked. 
New certificates may, however, be given, or new schemes approved 
on application. 

Sanatorium benefit, except as regards Ireland, now ceases to be 
included among the benefits conferred by the Act of 1911. 

Sub-section (1) of section 10 of the National Insurance Act, 1913, 
which relates to the benefit of voluntary contributors, has been 
amended, and £250 is now subetituted for £160. 

In the memorandum it is pointed out that employers are required 
to pay contributions (a) for non-manual workers where the rate of 
remuneration does not exceed £250 per year, and (5) for manual 
workers whatever may bethe rate of remuneration. 


Licensing Electricians in South Africa.—The Tram- 
way and Lighting Committee of the Johannesburg Municipality 
recommends that the authorities of the South African School of 
Mines and Technology be requested to take over the conduct of 
examinations for the licensiny of electricians on the conditions 
outlined by the principal of that institution at the meeting: of the 
Board of Examiners held on December 3rd, 1919; and thut the 
By-laws for the Licensing and Regulating of Electricians within 


the Municipality be amended by the deletion of the words . 


"examining board" and the substitution therefor of the words 
" lioensing,board. S. A. Engineer and Electrical Review. 


BLECTRICALLY DRIVEN PUMPS. 


AT the summer meeting of the INSTrryrtox oF WATER Ex- 
GINEERS, held on June 10th, lith, and 12th, at Birmingham, 
under the presidency of Mr. F. J. Dixon (chief engineer to 
the South Staffordshire Waterworks Co.), Mr. C. F. BEKENN, 
A. M. Inst. C. E., contributed a paper on The Application of 
Turbine-pumps to Water Supply." In the course of the 
paper the author remarked that while turbine-pumps could 
be driven by any type of prime mover, he placed the electric 
motor in the firet place as regarded efficiency and conveni- 
ence. The installation costs, including foundations, were low, 
and the space occupied was small. The pump and motor 
required very little attention as the bearings were automati- 
cally lubricated with oil-rings. Low installation costs per- 
mitted the sets to be conveniently distributed. They were 
easily started up, and could also be operated from & distance 
or automatically stopped and started, either by varying levels 
in the reservoir or by varying pressures between pre-deter- 
mined limits. The alternating-current motor was preferable 
to the direct-current machine owing to the absence of a 
commutator, and most of the installations at work were 
driven bv А.С. motors. If a heavy current rush on starting was 
pérmissible, it was advisable to install squirrel-cage motors. 
as the turbine-pump, owing to its low starting torque, could 
easily be started up bv this type of motor. One point that 
had to be noted was that the slip between synchronous and 
asvnchronous speeds could not be exactlv determined, and 
might vary as much as 2 to 4 per cent. The B.H.P. required 
to drive the turbine-pump varied as the cube of the epeed, 
so that should the slip be less by, say, 2 per cent. than the 
makers’ original estimate, the B. H. p. would be considerably 
increased, with a proportionate increase of water. For squir- 
rel-cage motors auto-transformer starters of the oil-immersed 
type should be installed, with no-volt and overload release 
on the three circuits. these operating in the stator circuit. The 
starter consisted of a transformer with tappings on the 
windings, of varying percentages of the line voltage. The 
tappings should be selected as best suitable for the starting 
torque, and as that was not more than 50 per cent. of full 
load torque, a low percentage, sav, 25 per cent. or 30 per 
cent., was sufficient. The automatic features were arranged 
in the running position only, because, in the starting 
position they would at once break the circuit owing to the 
rush of current, which was generally two or three times the 
ordinary running current. This type of starter only required 
three terminals on the motor and six on the starter, namelv. 
three for the motor and three for the line. In cases where 
low starting currents were necessary slip-ring motors should 
be installed. as those would start up with 50 per cent. of full 
load torque using normal running current. With reference 
to motor terminals, trifurcating boxes were recommended as 
providing an extremelv neat finish and effectively enclosing 
all the live parts. In large pumping-stations, where the 
current had to he carried some distance and the motor-power 
was at least 150 B. F. P., the motors could be wound for 6 000 
volts, and so dispense with transformers. For motors of lesa 
than 150 B. H. p. a lower voltage was necessarv on account of 
the diffienlties of insulation in the coil windings. 
Proceeding to discuss the relative costs of steam and electric 
pumps, the author gave several examples » showine that 
economy was on the side of the latter. Thus the Citv of 
Hereford had three electricallv-driven: pumps working off a 
three-phase, 50-cvcle circuit, two sets delivering 60.000 gallons 
per hour, and the other set delivering 90,000 gallons рет hour, 
against a total lift of 190 ft. in each case. The costs. as 
recently determined, showed that with electricitv at 0.754. 
per unit. the cost of electric pumping was 0.54.. as compared 
with 0.496d. per 100.000 gallons, the cost of steam pumping. 
Those figures included men's wages, lubricating oil. waste. 
&c. The Newburv District Water Co.. earlv in the vear 
1912, made careful testa of its compound condensing steam 
pumns, and of its electric pumps. The latter were driven 
by direct-current motors, one set having a capacity of 30.000 
gallons per hour against 185 ft. lift. one get 90.00 gallons 
per hour against 150 ft. lift. and a further set 3.000 gallons 
per hour against 164 ft. The 1919 costs worked ont at 1184. 
per 100,000 foot-gallons for steam. as against 0.9574. for elec- 
trically-driven numps, but for 1920 the figures are 0.614. and 
1.5764. respectivelv. "The Chester Waterworks Co. had in- 
rtalled a Diesel engine and dvnamo snpniving power to 
drive turbine pumps built by Sulzer and the Rees Roturbo 
Co.. at two separate stations connected bv cahle. The costs, 
including all transmission losses and ''ehut-downs" due. to 
interruption in working consequent on erection of additional 


plant. came to 0.657d. ner 1.000 gallons, 100 ft. lift. 


Tn the course of a discussion on the paper, Mr. F. Storr. 
chief engineer to the Chester Waterworks Co.. remarked that 
in the case of a pump efficiency and reliabilitv should come 
first, and those were points which were not bv anv means 
properly appreciated by either the makers of electrical plant 
or the turbo pump. and probably not by all users. When it 
came to the auestion of generatora and motors the blighting 
influence of the lowest tender was apparent in all electrical 
work. Everything had been cut down to the finest limit, 
with the result that efficiency and reliability in working were 
sacrificed. The mistake generally made was that manu- 
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facturers did not by any means realise the extreme importance 
of high efliciencies. It was usual to refer an inquirer to the 
catalogue when purchasing & pump, but his advice to water 
engineers was to have their pumps made for the particular 
duty they had to perform. At Chester, when tbe question 
of the adoption of electrically-driven pumps was under con- 
sideration, the importance of high efficiency was strongly 
pressed upon the makers, price being a secondary considera- 
tion. Eventually they obtained a pump from Messrs. Sulzer 
Bros., of Winterthur, who guaranteed 80 per cent. efficiency 
for the pump and 89 per cent. for the motor. The make of 
motor was left entirely to Messrs. Sulzer Broe., and they 
paid a high compliment to British manufacturers by selectin 

that made by Messrs. Lawrence, Scott & Co. On the tria 
run the specified efficiencies were attained, and they had 
been maintained within a point or two during the 54 years 
the plant had been in operation. The pump had only been 
opened out once for examination, and from the date it com- 
menced to run up to the present day not one penny had 
heen spent on repairs of either the pump or the motor. They 
could, therefore, well understand why he was in favour of 
turbine pumps. When the question of a duplicate pump 
came up for consideration the war was still on, and of course 
the purchase of foreign plant was out of the question. Under 
those circumstances some English makers were approached, 
and eventually Messrs. Gwynne's, Ltd., of Hammersmith, 
took up the matter, and agreed to design a pump which they 
guaranteed should equal if not excel the efficiencies stipulated. 
The firm had been highly successful, and the Chester Water 
Co. was now in possession of an English-made pump which 
gave slightly over 82 per cent. efficiency on the test bed. 
Taking the quantity of water pumped, the double lift, and 
assuming an over-all charge of 14. per Board of Trade unit, 
every one per cent. of efficiency lost or gained represented 
a capitalised value of £666. It was, therefore, obvious that 
the company could afford to pay well for specially designed 
plant to meet its special requirements. The author had re- 
ferred to the costs of running the pumps “including all 
transmission losses as being 0.6574. per 1,000 gallons per 100 
ft. lift. That figure was double that which obtained in 1914. 


The explanation was that at Chester there were two ping 
stations, distant about 400 yards from each other. hen the 
electrically-driven turbo pumps were decided upon it was 
found expedient to generate all the electricity at the 
works, where the Diesel engines were fixed, and connect the 
two works by cable. Unfortunately the works were separa 

by & main road along which the ration electric tram- 
ways were laid. The роп owned the electricity works, 
and when the question of using electrical energy for pumpin 
was under consideration, the Corporation was approache 
as to the terms upon which it would supply the company. 
Unfortunately, tbe price and conditions offered were pro- 
hibitive, and the company had no alternative but to generate 
its own current. On that becoming known, the Corporation 
strongly objected to the company opening the streets, and 
obtained an injunction to continue in force during the war 
against its so doing. The company was then face to face witb 
the position that 1& must either have costly plant lying idle 
and continue to use obsolete steam plant, or else assent to the 
terms imposed by tbe Corporation, which practically meant 
that the water supply would be controlled Ьу the Electricity 
Committee. Fortunately the company had two water mains 
connecting the pumps at the two works. It wae decided 
temporarily to disconnect one of the mains and pass through 
it а special twin cable made by the Helsby Co. That was 
done by floating à copper ball through to which а cord was 
attached. Through connection. having been established the 
drawing through of the special cable was a comparatively 
easy matter. 'The necessary connections of main and cable 
were then made, and the eupply of water through the main 
was resumed. That arrangement had been in operation some 
four years, and was quite satisfactory. The voltage drop was 
somewhat in excess of that usual for the length of cable 
between the two works, but that had now been reduced to 
a very reasonable limit, 31 per cent. At Chester they were 
determined to go ahead with turbine pumps. Had it not 
been for the Diesel engines and the turbine pumps his com- 
pany would not have been able to pay & dividend; by following 
the course described, it was abie to pay the maximum and 
have & little over. | 


BUSINESS NOTES. 


Tue Electrical Review Index.—The Index to Vol. 86 
of the ELEcTRICAL REVIEW, which will shortly be printed, will 
be supplied only to those who, through the post, specially apply 
for it. To such it will be supplied for sixpence post free. Any 
reader or advertiser, at home or abroad, who requires a copy for 
binding or for other pu is asked to make early application 
therefor to the Publisher, ELECTRICAL REVIEW, 4. Ludgate Hill, 
London, E.C. 4. 


Engineers’ Wages.— According to the Labour corres- 
pondent of the Daily Telegraph, the claim of the Engineering and 
Shipbuilding Trade Unions for a further large advance in wages 
was to be presented to the Industrial Court for consideration and 
decision on Tuesday. The present demand is possibly the heaviest 
which has ever been submitted. It asks for an advance of 6d. for 
each hour worked. This is the main claim ; but in addition there 
are several subsidiary claims, including a standard wage of £6 per 
week, and the doubling of the rates of pay, including overtime pay, 
for week-end work. On the main wage claim, the proposed 
increase of 6d. per hour means an addition of 23s. 6d. to the present 
wage. "It can be forecasted with accuracy that the present claim 
will be strenuously opposed by the employers as putting a burden 
upon the cost of production which would exclude British pro- 
ductions from markets in which our products had to compete with 
those of America." The writer refers to the steady rise in wages 
in these industries as compered with the pre-war rates of wages. 
The most recent award of the Industrial Court was issued on 
January 27th, and gave an advance of 5s. per week to all workers 
of 18 years and upwards. The difference between the present 
earnings and the pre-war earnings, is as follows :— 


Weekly wages. Increase. 
Aug. 4th, Feb. 20th, Per Per 
Engin :— 1914. 1920. week. cent 


eering : 

Fitters and turners ... 38a. 11d. 82s. 5d. 438. 6d. 112 
Tronmoulders .. 41s. 8d. 85s. 6d. 438. 10d.. 105 
Patternmakers ... 49s. 1d. 86s. 8d. 44s. 
Labourers  ... ... 228. 10d. 63s. lid. 418. Id. 180 

Shipbuilding :— 

Platers ess ... 40s. 4d. 83s. 4d. 43s. Od. 107 
Rivetters 666 wee 37в. 9d. 80s, 5d. 49s. 84. 113 
Shipwrights... , ... 418. 4d. 848. 6d. 43s 2d. 105 
Labourers... ... 228, 10d, 63s. 7d. 40s. 9d. 178 


Italian Foreign Trade Catalogue Enterprise.—An 
example of the enterprise of certain foreign firms is shown in the 
activities of a well-known Italian electrical and general engineering 
concern, who have decided to issue catalogues, &c., printed in 
French, Spanish, Portuguese and Italian, descriptive of their 
leading products. It is aleo proposed to publish and distribute 
catalogues, &o., in the languages of Greece, Serbia, Switzerland, 
Bulgaria, Russia, Brazil and Palestine. It is intended to distribute 
these among all electricity supply authorities and power stations 
in these countries.— Board of Trade Journal. | 


* 


Dutch Co-operative Trading.—The Co-operatieve Inkoop 
Vereeniging van Metaal Industriaellen (Co-operative Purchasing 
Association of Metal Manufacturers), of Rotterdam, which had 101 
members in 1919, and which also supplies iron and steel, 
machinery, and plant, &c., to non-members, has just issued its 
report for last year. The report states that the prices for elec- 
trieal plant began to decline at the beginning of 1919 in connection 
with the increasing imports of raw materials, and copper, cables, 
transformers, motors, &c., became considerably cheaper. In the 
second quarter, prices, were fairly constant, but in the second half 
of the year they rose regularly and continually. Many orders for 
cables, transformers, meters, wire, &c., were placed in England at the 
commencement of the year, but as raw materials arrived in 
Holland in greater abundance, the Dutch works were again able to 
compete with foreign manufactures, the result being that most of 
the orders in the second half of the year were allocated to Dutch 
firms. Moreover, the Germans gradually re-entered the market, 
and in the final quarter they willingly accepted orders for cables 
at “very competitive prices.” The Association's turnover in 
electrical plant in 1919 amounted to £648,000. 


Shut Dows.— The Star states that Mrssrs. LYON, 
WRENCH & Co., electrical engineers, of Willesden, N.W., have shut 
down their works, The business has been transferred to other works. 
The reasons given are difficulty of obtaining raw material and 
“the policy of the Government in matters of finance.” The factory 
was erected during the war. Some 300 men are affected. The out- 
put was dynamos and electric motors. There is an almost 
unlimited demand at the present time for dynamos and electric 
motors,” said an official, "but additional working capital is very 
dificult to obtain at the present time. Then there was the 
founders’ strike, which kept back materials all over the country, 
though we personally have not had any trouble with our 
employés." : 

A Desk Folder.—We have received one of the Pel" 


folders for keeping together in handy accessible and easily-movable 
form, loose desk papers, music, &c. It has the merit of being a 


: simple and strong, but most convenient, contrivance, and naturally 


makes an additional appeal to us because it is the invention of an 
electrical man. The covers have supports raising their outer edges 
several inches from the desk, and the papers are kept loose for 
withdrawal or rearrangement. The name " Pel " is derived from the 
claim that the folder dispels muddle and compels efticiency. It is 
supplied by Messrs. MANIFOLDIA, LTD, of 23, Holborn Viaduct, E. C. l. 


Not Smoke Abatement.— About three months ago 
Messrs, Dick, Kerr & Co., of Preston, started the experiment of 
allowing their men to smoke for 15 minutes each morning and 
afternoon without any stoppage of work. The scheme has 
proved so successful that henceforth the men will be permitted 
to smoke from 9.30 to 11 a.m. and from 2.30 to 4 p. m. Daily 
News, i 
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- Wages in Sweden.—In the course of a report on the 
eommeroia! and industrial situation of Sweden for 1919, H.M. 
Consul at. Stockholm gives the following among other increases of 
wages between 1913 and 1918 :— 

- Average yearly Per cent. 


wage. increase between 
1913. 1918, 1913 and 1918, 


Metal and engineering. £ £ „ 
Men ds ses 9s T 13 146 100 
Women ... 36 70 96 


Power, light and water installations, 

Men vus s 55 туз 72 157 117 
Women ae kis ids 3b 75 111 
Transport. 

Men $us es 67 151 125 


Official inquiries into the oost of living show that there had been 
& rise of 159 per cent. between July, 1914, and December, 1919. 


Aa Austrian Company.—The report of the A.E.G. 
Union Electricity Co., of Vienna, states that orders for industrial 
purposes were brisk in 1919, and the undertaking was abundantly 
supplied with work for a long time forward. It was probable that 
the electrification of the railways and the extension of the use of 
water power, which were only to be proceeded with provisionally 
to a small extent, would afford occupation for the works in the 
future. The net profits increased from 1,450,000 kr. in 1918 to 
2,419,000 kr. last year, and a dividend has been declared at the rate 
of 8 per cent., being the same rate as in 1918. It is intended to 
increase the share capital from 36 to 50 million crowns. 


British Manufacturers ia South Africa.— The newly- 
formed South African Association of British Manufacturers and 
their Agents, formed in Johannesburg with the object of safe- 
guarding the interests of United Kingdom manufacturers in South 
Africa, and generally of promoting British trade interests in the 
Union, held its first annual meeting on April 27th, when the title 
of the Association and ita draft constitution and rules were adopted. 
The aim of the Association is not to supersede existing British 
trade organisations in South Africa, but to strengthen them by 
effective co-operation :— 

l. To provide an organisation which can represent and speak for British 
manufacturers as a body, and which through trade sections can equally repre- 
sent a particular branch of British industry. } 

2. To concentrate the energies of any existing organisations in South Africa 
working t» protect British trade interests, and at the sume time provide an 
organisation wide enough to embrace all types of genuinely Britisfl firms with 
their representatives or branches, whether these carry stocks or samples or 
tender to specitication. | 

8. To provide adequate local representation for the many Manufacturers’ 
Associations now in existence in the United Kingdom, and to make possible a 
linking up with the similar Associations of British Manufacturers and thcir 
representatives in Australia and Canada. 

4. To protect the interests of British manufacturers on the spot. | 

5. To provide His Majesty's Trade Commissioner in South Africa with an 
Advisory Conncil, and through the trade sections with technical advice, to 
nominate at their request expert arbitrators and surveyors in cases of dispute 
Where British goods and British tirins are involved. 

6. To provide ndvice and guidance for British. manufacturers, and to collect 
information on trade matters at their request. 

7. To co-operate with the British Standards Committee. 

В, To sec to it that when the time is ripe for particular industries to be 
located in South Africa, British capital and British plant are available for 
their development, 

At present the only office of the Association is in Johannesburg, 
but it is proposed later to open a branch at Cape Town, and also to 
institute a considerable number of trade sections. In order that 
the Association may be made as representative as possible, it is 
suggested that any United Kingdom manufacturers interested in 
trade with South Africa, who are not already members, should con- 
sider the desirability of joining. Membership is confined to 
United Kingdom manufacturers and their South African agents, 
and all applications for admission should be addressed to the 
Secretary (Mr. B. Silcock), (roldfields Building, Eloff Street, 
(P.O., Box 5,644), Johannesburg, 

Copies of the constitution and rules of the Association may be 
seen on application а& the Inquiry Room at the Department of 
Overseas Trade in London, or a copy will be sent on loan to any 
firms in the provinces who may bé unable to call there. 


Shawinigan Power.—The D.O.T. in London has received, 
and has available for inspection, а pamphlet relating to the 
activities of the SHAWINIGAN WATER AND POWER CO., and the 
possible additional development of the company, which it is 
thought may be of interest to United Kingdom electrical manu- 
facturers. 


Government and Industry.—In the course of his speech 
at the annual meeting of Petters, Ltd., at Yeovil, Mr. E. W. 
Petters said that so far one had failed to see any indication of 
improvement in the Government attitude towards industrial 
enterprise, which it appeared to treat with callous indifference, 
while at the same time, industry was expected to provide the 
means for meeting the country's great obligations. Nothing had 
happened since the war to injure the trade of the country so much 
as the present Budget. which had struck deeply at the foundations 
of the credit upon which industry was based. In these days when 
the normal conduct of business put a strain on managers, such as 
they had never before experienced, it was against human nature to 
ex peot the energy and the enterprise which were necessary for the 
successful carrying on of undertakings when at the same time the 
undertakings were robbed of the credit upon which they relied, 
and were taxed beyond endurance, The speaker went on to show 
that a 60 per cent. E.P.D. plus income-tax at its present rate on 
balance was a burden altogether too heavy to be horne, and was 
the greateat contributing factor to the present high prices, 


The Institute of Cost and Works Accountants, Ltd. 
(by Guarantee). —The first annual general meeting of this Insti- 
tute was held at the Hall of the Chartered Patent Agents, Staple 
Ion Buildings, Holborn, W.C. on June 4th. Mr. Ң J. H. Ryall. 
F.C.W.A., the chairman, in submitting the Council’s report and 
accounts, congratulated the Institute on the fact that, in spite of 
the difficulties of the post-war organisations, the membership had 
steadily grown, The increase in membership was such that, 
during the three months subsequent to March 7th, 1920, it was 
equal to the whole of the income for the past year, which, taking 
into consideration the fact that all applications for admission to 
the Institute had been most carefully scrutinised, and that over 
60 per cent. of the applicants had been deferred until such time as 
they could prove, by examination, their suitability, was moet 
gratifying and encouraging for the future. The Right Honourable 
Lord Leverhulme, P.C., had accepted the presidency, aud the 
following had become vice-presidents :—Sir Robert Hadfield, 
Bart., D.Sc., F.R S.; Sir Charles W. Macara, Bart. ; Sir Gerard A. 
Muntz, Bart. ; Sir Herbert Austin. K. B. K., MP.; Mr. Nevile 
Gwynne, Mr. W. Howard Hazell, and Mr. Н. W. Allingham. 

The Chairman further gave а résumé of the various meetings and 
lectures held by the Institute. The Chairman expressed, on behalf 
of the Council, great apurecistion of the work done by the hon. 
secretaries of branches, which had already been formed at Birming- 
ham, Manchester, and Glasgow, strong programmes and lectures, &o., 
being arranged at these centres for the coming session. Branches 
at Sheffield, Bristol, Newcastle, and other cities were in course of 
formation. The Chairman pointed out to all members the 
importance of standardised costing systems and the definition of 
terms used in this most important profession. А Special Com- 
mittee to deal with this subject was being formed, and would be 
assisted by Sub-Committees created in all manufacturing districts. 
A number of other Committees had also been brought into being to 
deal with various subjecta. The examination syllabus had been 
extended by the inclusion of law subjects, and candidates entering 
for the examinations of, and subsequent to, December, 1920, would 
have to satisfy the Council of a thorough knowledge of the various 
Acts which affect factories and workshops, &c. 

Mr. J. Martin Blair, M. I. E. E., is secretary of the Institute. and 
its offices are at Donnington House, Norfolk Street, Strand, W.C. 2 


Annual Outings.— The annual outing organised by the 
employés of Messrs. MCWH1RBTER & Sons, LTD., Cardiff, took place 
оп Saturday last. The day waa spent at Ogmore, on the Glamorgan 
Coast, the journey being made by char-à-bancs. After luncheon, 
Mr. C. Matthews (chairman of the committee) proposed the toast 
of the firm, to which Mr. A. C. MeWhirter responded. During the 
afternoon. sports occupied attention, keen interest being taken in 
АП the items, which included 100 yds. open race, egg and spoon 
race, high jump, needle race, boys' race, blind rave. and long jump, 
During the evening the prizes were presented by Mrs. A. C. 
McWhirter, and a musical programme followed. 

On June 19th the employés and a number of friends of the 
Paisley Corporation Electricity Department went to Campbeltown 
by the Queen Alexandra, and most of the company journeyed 
thence by the light railway to Machrihanish. High tea was served 
at Campbeltown, and Mr. W. Blair Smith, ‘the engineer and 
manager, in the course of an addreas, expressed the hope that now 
that the outing had been resumed after a postponement of five 
years, many more would follow. Mr, Henderson (Baboock and 
Wilcox, Ltd.) thanked the committee, and Mr. Savage, station 
superintendent, replied. 

The employés of Messrs. T. W. BROADRENT, LTD., Victoria 
Electrical Works, Hudderstield, went for a char-a-bancs outing to 
Buxton last week. 

The second annual outing since the War, of the employés of 
Mr. Р. Т. Kina, electrical engineer, of Luton, took place on 
Saturday last. An enjoyable day was spent at Southend. The 
staff took advantage of the opportunity to present Mr. King 
with an illuminated address expressive of their appreciation of his 
efforts to foster good relations between employer and employed. 

The third annual outing of the staff, employés and guests of the 
BENJAMIN ELECTRIC, LTD., of Tottenham, was held on Saturday 
last. The party, numbering well over a hundred, went by motor 
chars-a-bancs to Brighton. Dinner and tea were served at the 
Aquarium. 

HENLEY'S had a day in the country on Saturday, June 12th, 
when Henley Cables and Henley Tyres blended in ап outing by 
chars-à-banos to the Surrey Hills. The 227 members of the head 
office staff from Blomfield Street and New Union Street apent the 
day at the lovely village of Ewhurst, where lunch and tea were 
taken at the Bull Hotel, 


The Elba Dry Cell.—We have received from Messrs. 
JONES & PORDES, of 8, Crawford Passage, Farringdon Road, Е.С. 1, 
a sample of their Elba“ dry cell, which ia being placed upon the 
market. The cells are of full size, being 25 in. in diameter, and 
standing 61 in. high. It is pleasing to see that they are fitted 
with two screw terminals: the troublesome old “rat's tail" form of 
terminal is not used. These cella are of British make, and 
amongst the advantages claimed for them by the makers are 


exceptional storage capacity and a long life in use. The latter 
claim is borne out by the fact that the particular cell sent us, 


although made over 12 months ago, still gives 10 amperes. 


Electric Wire Standardisation.— The Accessories and 
Components Committee of the Society of Motor Manufaoturers and 
Traders has appointed а Sub-Committee to meet representatives of 
the Cable- Makers Association on the question of the standardisa- 
tion of electric wires, 
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. For Sale.— Lincoln Corporation Electricity Department 
invites offers for two 50-K w. Laurence-Soott, D.C. generating sets 
direct-coupled to Willans & Robinson condensing engines, also a 
Gwynne centrifugal motor-driven pump. Full particulars are 
given in our advertisement pages to-day. * 


Bankruptcy Proceedings, —EDw ARD STIRLING ELAM and 
JOHN WALTON (trading as Elam, Walton & Co.), 63, King Edward 
Street, Kingston-upon-Hull, electricians.—The first meeting of 
creditors herein was held on June 25th at Hull. Debtors’ state- 
ment of affairs showed liabilities in the joint estate of £339, and 
net assets of £114. They attributed their failure to want of 
capital,' inexperience in the business carried on, and а loss of 
£50 througha fire which took place at their premises on April 20th 
last. The matter was left in the Official Receiver's hands. 


French Company Notes.—Messrs. Henri Guedelin and 
René Mathelin-Moreaux have formed themselves into а company 
at Paris (Rue Rude 6). with а capital of 100,000 fr., for the manu- 
facture, fixing, and repair of electric automobile apparatus. 

Under the style of Socictéjde Construction de Matériel électrique, 
Démarreurs et Appareillage, has been formed at Paris (14, Rue 
d'Anjon), а company, with 400,000 fr. capital, for the manufacture, 
trade, and representation of all kinds of electrical material. 

Les Isolante Francais is the title of а company formed at Paria 
(21, Rue d'Uzès), for the making and sale of all kinda of 
insulators, especially ebonite. The capital is 1,100,000 fr. in 
500 fr. shares, 500 of which are allotted to M. Tersen, as payment 
for his assets. 

With the denomination of Société des Forces électriques de la 
Vallée de Gavarnie has been formed at Paris (41, Avenue de 
l'Opéra), а company with a capital of 1,000,000 fr., for the genera- 
tion and supply of electricity. 

With a capital of 850,000 fr., P. Hinstin and A. Lehmann have 
established themselves as a tompany at Paris (7. Rue Darboy), for 
the manufacture and sale of articles pertaining to electricity. 

The Electricité Appliquée announces its change of name to 
Self (Société d'Electricitó pour la Lumière et la Force), retaining 
the same offices, 103 and 105, Rue Saint Lazare, Paris. 

Increase of capital from 14,000,000 to 20,000,000 fr. has been 
decided upon by the shareholders of Energic ‘ndustrielle, in view 
of the absorption of the Electrique de l'Orléa:. >, 

The Etablissements Paz et Silva have decided to raise their 
capital from 2,500,000 to 10,000,000 fr. 


Strikes.—A correspondent says that a strike is in progress 
at the Prescot Works of the British Insulated and Helaby Cables, 
Ltd., said to have arisen through some irregularity in the clocking- 
on arrangements. Following the dismissal of two men, 2,000 men 
and women members of the General Workers’ Union ceased work, 
and by last Saturday (June 26th) no fewer than 4,000 men and 
women were unemployed. It wasreported that if the matter were 
not settled within а few days the firm might close down the whole 
of their works for an indefinite period. 

At Southport, last week, some 40 electricians, members of the 
E.T.U., struck work because the Southport masters had declined 
to meet the official negotiating body of the Merseyside, to which 
the Southport Branch is affiliated, in respect of the formation of a 
set of rules and rates for Southport. 


Company Liquidations.— British GATE MANUFAC- 
TURERS' ASSOCIATION, LTD.—Winding up voluntarily. Liqui- 
dator, Mr. B. G. Arthur, 97,.Cannon Street, E.C. Meeting of 
creditors held June 30th. 

ROTASPHERE Co., LTD.—Winding up voluntarily, in view of 
the financial position ... due to the recent mouldera' strike and 
want of capital.” Liquidator, Mr. A. S. Jopp. 


Dissolution of Partnership. — C. REDMAN & Sons, 
machine tool makers, Parkinson Lane, Halifax. —Messrs. T. J. and 
E. 8. Redman have dissolved partnership as from October, 1918. 


Book Notices.—We have received a copy of a most 


interesting book, entitled " The London Assurance: 1720—1920," 
by G. 8. Street. It has been issued by the London Assur- 
ance Corporation on the occasion of the celebration of ita 
Bicentenary. It is attractively produced, and in these very 
different days it is restfal, refreshing, and very amusing to read 
of insurance doings in the days of long ago. 

“The Electrician Tables of Electricity Undertakings " (102 pp.). 
London: Benn Bros., Ltd. Price 10s. net.— The 1920 edition of 
this valuable work has been divided into more sections than 
previous issues. Lists are given of undeveloped provisional orders 
and projected supply schemes. Russian and Argentine under- 
takings are classified in separate tables. 

" Essai de Machines et d'Appareils Electriques." Part 1. By 
Barbillion, Jolland, and Lafont. 268 pp., 164 figs. Paris: Biblio- 
théque de l'Ingénieur-Electricien.—This is the first part, dealing 
with continuous current only, of a description of the experimental 
methods employed at the Institut Polytechnique de Grenoble. The 
work is essentially practical, and covers a wide area, dealing with 
general first principles, dynamos, motors, illumination, &c., &c. 

" B.B.C. Mitteilungen." Vol. VII. No. 3. March, 1920. 83 pp.— 
Baden, Switz.: Brown, Boveri & Co. | 


"E.P.D.— The Chancellor of the Exchequer was to meet 
the representatives of the Federation of British Industries 
yesterday, Thursday, to discuss the concessions to the Exceas 
Profits Daty which have been recommended by the Federation of 
British Industrie. 


. amplifiers, transformers, H.T. units, condensers, &o. 


Porcelain in Germany.—The Syndicate of German 
Electrotechnical Porcelain Works announces that customers and. 
consumers frequently complain of high prices charged for porcelain 
for electrical and other technical purposes. The situation of the 
market is being closely followed by the syndicate, which, however, 
states that a reduction in prices cannot be made at present, as wages 
and raw materials have recently again experienced an increase. 


Catalogues and Lists.—ATHOL ENGINEERING Co., 9, 
Peru Street, Higher Broughton, Manchester.—Priced leaflet of 
transparent polished sheet celluloid. 

Messes, F. L. MITCHELL & Co., LTD., 188, Rye Lane, Peckham, 
В.Е. 15.—Temporary illustrated list of wireless instruments 
No. WT 10 (12 pp) A comprehensive priced са of 
Also а 
description, priced, апай illustrated of the "Mark E1” 
reoeiving set. | 

Messrs. WATSON & Sons (ELECTRO-MEDICAL), LTD., Sunio 
Honse, Parker Street, Kingsway, W.C. 2.—Bulletin 278., illustrating 
and describing a sphere-gap voltmeter, and giving a table of sphere- 
sizes for various voltages. 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C. 4.—Pamphlet No. O 2,290 (8 pp.) illustrating and describing 
the C. M. I.“ magneto. Also Leaflet K 2,331 giving revised 
up-to-date prices of telephones, switchboards and accessories. 

THE WARDLE ENGINEERING Co., LTD., 196, Deansgate, Man- 
chester,—Catalogue No. 12 (44 pp.). An illustrated and priced list 
dealing with electric light lanterns, reflectors, and fittings for all 
commercial purposes. The introduction gives a number of ueeful 
notes on illumination. 


Trade Aunouncements.— THE UNITED ELECTRICAL CO. 
(BIRMINGHAM), LTD., has removed from 8, Newhall Street, to 
17, Summer Row, Birmingham. 

Мв. W. E. WEEKES and MR. Cuas. H. CLARKE have entered into 
partnership, and are carrying on business as electrical contractors, 
speoialising in private telephone work to the trade, under the title, 
W. E. Weekes & Co., at 50, Tottenham Court Road, W. 1. 

THE J. G. BRILL Co. have removed from Cannon Street to 150, 
Southampton Row, London, W.C. 1. Telephone: Museum 5313 " ; 
Telegrams : “ Axles, London." E 

Mr. F. HUSBAND last week ceased his connection with the 
business of Messrs. Electrical Industries, Ltd., of Pancras Lane, E.C. 
Communications intended for Mr. F. Husband personally should be 
addressed to him at 4, Grange Road, Gunnersbury, W. 4. 


LIGHTING AND POWER NOTES. 


Bath.— L EAR'S WorRKING.—The accounts of the elec- 
tricity undertaking for the year ended March 31st last, show a- 
total revenue of £35,547, as against £28,743 for the previous 
period. The total expenditure was £28,888, ag against £22,807, 
leaving a gross profit of 46,659. Loan charges, &c., amounted to 
£10,779, causing a deficit of 24,120, compared with a loss of 
£4,850 for 1918-19. | 


Blugley.— YEaR’s WonBKING.—The result of the working 
of the electricity undertaking for the past year was a deficit of £860. 


The payment of loan charges, &c., increased this to £1,598. 


Blackburn.— YEAR’s WORRKING.— The total revenue 
accruing to the electricity department for the past financial year 
was £91,321, and expenditure amounted to £70,744, leaving а gross 
profit of £20,557, as against £16,898 for the previous period. The 
payment of loan charges, sinking fund contributions, &o., resulted 
in a net loss of £345, comparing favourably with last year's deficit | 
of £2,226. ` 


Bolton.—ExTENSIONs.—The Electricity Commissioners, 
impressed with the growing demand for electricity in Bolton, have 
suggested an extension of Back-o’-th’-Bank generating station 
beyond the immediate intentions of the Committee. The present 
capacity is 16,000 KW. А 12,000-Kw. set and a 0,000-Kw. set are 
on order. It was suggested to the Commissioners that another 
12,000-Kw. set should be substituted for the 6,000 set on order, 
bringing the total capacity to 40,000 kw. The Commissioners 
expressed the opinion that it would be a mistake to get rid of the 
6,000-KW. set, and that it would be a better policy to extend the 
buildings во as to enable a second 12,000-Kw. set to be installed, 
bringing the total installation to 46,000 Kw. This would involve 
the extension of the boiler house, further boilers and other exten- 
sions to buildings, costing double the amount already decided upon 
—£370,000. The electrical engineer is :eport:ng on the suggestion 


Brierfleld.—Lo4w.—The Council is applying for per- 


mistion to borrow £5,000 for the extension of mains and services. 


Barton-upon-Trent.— YrAR’s WonkiNG. — The total 
income of the electricity department for the year ended March 31st ' 
last was £53,523, as compared with £31,955 in the previous period 5. 
the total of working expenses was £36,970, compared with £21,255, 
and the net profit. after payment of interest, taxes, хс., was £1,428, 
& deorease of £3,830 compared with last year's profit. 


Chile, —OrL-FixgD Power SrATION.—AÀ 50.000-K w. 
oil-fired steam turbo-generator station supplying power through a. 


110,000- volt transmission line to copper mines in Chile is described 
in a paper by Mr. P. H. Thomaa, read before the American Institute of 
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Mining Engineers. The Tocopilla power house of the Chile 
Exploration Co. is of specially substantial construction to with- 
stand the effect of earthquakes and is in an area where practically 
no fresh wateris available. Oil fuel is pumped through a pipe 
line laid out on floats from boats anchored off the shore, as there is 
no harbour, and is stored in three 55,000-gal. tanks. Marine type 
water-tube boilers are used with short ateel chimneys with forced 
draught, and all feed water is distilled from the sea. Circulating 
water is also taken from the sea and special precautions have to 
be taken to prevent the ingress of seaweed. The generating plant 
consists of five 10,000-K.v.A. 5,000-volt three-phase alternators. 
The voltage is stepped up by transformers to 110,000 volts for the 
90-mile transmission to the mines. The sub-station at the mines 
converts to direct current partly by synchronous motor-generators 
and partly by rotary converters.— Technical Review, 


Clayton.— AMALGAMATION.—Whilst a number of sur- 
rounding townships are strenuously opposing the Bradford pro- 
posed extension scheme, Clayton is anxious to join Bradford. The 
terms of agreement, reached by representatives of the two places 
last week, and subject to acceptance by the full local authorities, 
include the construction of a tramway by the Bradford Corpora- 
tion and the supply of electricity to Clayton within two years 
after amalgamation. With regard to the clause relating to the 
supply and distribution of electricity, details were left to the 
Bradford electrical engineer. 


Continental.— BeLaium.—It is reported from Brussels 
that the strike of gas and electricity workers at Namur has ended, 
the men having agreed to accept arbitration.—7/e Times. 

Although feeling the effects of the economic depreasion, the 
working results of the Electricité de l'Escaut for last year showed 
an advanoe. Consumption of electricity had increased in most of the 
communes served, 24,037,000 Kw.-hours being supplied, contrasted 
with 13,178,000 Kw.-hours in the foregoing year. Many new contracts 
forthe supply of power to big iudustries had been concluded, and 
others had been arranged, including one for the supply of electricity 
to the suburbs of Antwerp. The 5,000-Kw. turbo-generator set 
carried off by the Germans had been recovered and placed in 
service again, and further extensions of the plant were under con- 
sideration. 


FRANCE.—An important programme of extensions, under way or 
projected, is engaging the attention of the Omnium Francais 
d'Electricité. It is erecting low-tension networks for the towns 
of Laval, Thouars, Avranches, Langres, and Chartres, a network 
to supply the outskirts of Granville, and a 60-km. 30,000-volt 
transmission line between Avranches and Granville. This line 
will supply electricity to the latter town, instead of drawing it 
from the thermic station there, as hitherto. The new supply will 
be obtained from the Ducey works belonging to the Société 
Anonyme des Forces de la Sélune, with which the Omnium has 
eonoluded ап agreement. Among the projected schemes are а 
15,000-volt tranmission line from Dreux to Chartres, and similar 
lines from Alençon to Fresnay-sur-Sarthe, La Hutte, and Beau- 
mont. Other projects are a 30,000-volt feeder, on account of the 
Société de l'Electricité de l'Ouest, from La Chataigneraie to Saint 
Vincent Sterlange, passing through Ohattonay ; а 30,000-volt line 
from Faymoreau to Parthenay and Thouars, and a 20,000-volt line 
to supply Samois, Fontaine-le-Port and Chatelet-en-Brie in the out- 
skirts of Fontainebleau. In Normandy a 30,000-volt line to run 
between Aubes (Orne), Mortagne, and Nogent-le-Rotrou, is under 
consideration ; and in the Department of Ile-et-Vilaine, a 30,000- 
volt line between Rennes and Dinan,to supply the latter town 
with extensions to all parts of the Department. The outlay on 
these several works will total from 10,000,000 to 12,000,000 fr. 

The Journée Industrielle adda the following particulars of the 
plans of this company to cover the Departments of the Yonne and 
the Nierve with & huge network for the supply of electricity for 
lighting, power, and traction purposes. (1) А groupof three hydro- 
electric stations developing & total power of 15,000 H.P. each 
station designed to feed one of the three sections of the railway 
network, The first will be built at Bois de Cure, and will yield 
12,000 Kw. from an 85-metre fall. The second, on tne Chaulaux, 
wil give 7,000 Kw. from a 75-metre fall. The third, on the 
Laurel, will furnish 8,000 kw. from a 165-metre fall. The trans- 
mission lines will probably be equipped for 65,000 volts. (2) A 
network of electric railways of l-metre gauge, having a length of 
200 km., divided into three main sections. The first will comprise 
a line from Avallon;ito Chastelux-Lormes, with branches to Saint- 
Léger-Vauban, and a line, Avallon-Pontaubert-Vézelay-Chálet- 
Censoir. The second section will be formed by a line, Auxerre- 
Sainte-Colombe-Toucy. The third section will comprise a line, 
Auxerre-Tonnerre, and a line, Courson-Chátel-Censoir, linking 
with the first two sections. The concession stipulates that the 
first section and the harnesaing of the fall which will serve it shall 
be finished in three years, and the whole of the programme in 
nine years—tbree years for each section. The cost is estimated at 
150,000,000 fr. 


SPAIN.—The Spanish Government has recently granted conces- 


sions for the establishment of plant to utilise the water power of 
the river Asteasu, near Guipuzcoa, and the river Cardevias, near 
Baduran, for the generation of electricity. 


Coventry.— YEAR’S WorKING.—The Electricity Depart- 
ment of the City Council showed a working profit for the past 
year of £57,739. Capital charges absorbed £47,951, leaving £9,788 
net profit, This sum, with £266, brought forward from last year, 
makes a total surplus of £10,054. It is proposed to place £6,900 to 
the reserve fund, the balance to be carried forward. 


Dablin.—MUNICIPAL OFFICIALS’ STRIKE.—Fears were 
entertained that when the members of the Municipal Officials 
Union employed by the Corporation went on strike last week for 
the Civil Service bonus award, the electricity undertaking, among 
other public utilities, would be interfered with, and work suspended. 

e Strike Committee, however, decided against this, and, in any 
case, it is understood the workmen would have refused to act with 
the higher officials had а contrary ruling been made. 


Epsom.— Loan.— The Urban District Council has 


applied for a loan of £4,000 for services and mains extensions. 


Harrogate. — EXTENSION DIFFICULTIES.—The annual 
accounts of the electricity department show that there is neither a 
rate charge nor relief. A note of warning was sounded by the 
chairman of the Electricity Committee, who said that applications 
to borrow for the installation of a boiler for the electricity under- 
taking, and extensions at the works for the installation of a Diesel 
engine, involving a sum of £11,000, had been made, and there 
would be difficulty in finding the money. 


Haslingden.—Maxiuom  IwsTALLATION Cost.—The 
Town Council, on June 24th, decided that the maximum cost to 
be incurred for installing services for domestic and small power 
consumers should not exceed £5. It was agreed to enter'into no 
further contracts for the supply of electricity for a term of years, 
and notice was given to terminate the agreement with Messrs. 
Nobell's, Ltd. 


Ipswich.— YEaR’s WORRIxd.— Тһе total income of the 
electricity undertaking for the past year was £75,311, and the net 
profit £8,443. After deducting part of the previous year's deficit, 
and debiting the оов of work on mains, a balance of £5,838 was 
placed to reserve. | 


Lanark.— ELECTRIC Licutma ScHEME.—The Town 
Council has engaged Mr. J. M. M. Munro, of Edinburgh, at a fee 
of 50 guineas, to report on an electric light scheme for the town, 
either by water power or by & thermio station. 


Leeds, YEAR'S WORKING—CORRECTION.—By an error 
in our last issue (Inne 25th, p. 816), the gross profit of the 
Leeds electricity un »rtaking was given as the revenue. The 
correct figures are as rollows (the previous year's equivalents being 
given in parentheses) :—Total income, £468,718 (£327,176) ; total 
working expenses, £237,823 (£186,700); gross profit, £230,895 
(£140,476): taxes, loan charges, &c. £130,478 (£133,610) ; net 
profit, £100,417 (£6,866) ; contributions to capital expenditure, 
£56,008 (£6,217) ; leaving & surplus of £41,409 (£649). 


Liverpool. — New Sus-SrATION.—The city electrical 
engineer has been authorised to erect a sub-station at the Hatton 
Garden premises. 


London.— STEPNEY.—As a result of the successful suit 
brought against the Corporation for compensation in tespect of 
damage and inconvenience caused by ashes and grit from the 
Council's power station, and the injunction granted by the Court 
to restrain the Council from causing future nuisances of this 
nature (ELECTRICAL REVIEW, June 18th, 1920, p. 778), the 
Electricity Committee has appointed a deputation to interview the 
Electricity Commissioners on the question, and experimenta are to 
be carried out with preventive devices in order to remove the 
cause of the trouble, and comply with the ruling of the Court. 

Sr. PANCRAS.— The borough electrical engineer has formulated 
a scheme for supplying electricity to small dwellings. Тһе. 
estimated cost of a six-point lighting installation is £10 10s., and 
this with the interest on the outlay will be repaid by the consumer 
in quarterly instalments. Lighting will be charged for on а 
fixed price basis, and the estimated quarterly cost to the consumer, 
including repayment of outlay, is £1 178. bd. for a three-years' 
period, or £1 3s. for a period of 10 years, after which the only 
charge would be that for the electricity consumed —148, 5d. 


Mexborough. — New GENERATOR.—The Council has 
approved, subject to the sanction of the Electricity Commisaioners, 
the purchase of a 1,000-kw, turbo-generator, at an estimated coat 
of £13,170. 


Middleton. — ELECTRIC LIGHTING — ScHEME. — The 
Council is considering the institution of electric lighting in the 
town. 


Montgomery.—LiauTING.— There is some doubt as to 
what lighting facilities will be available next season, and a feeling 
exists amongst members of the Council that if there is any undue 
delay in announcing the arrangements of the lighting authority, 
the Council should launch an electric lighting scheme. 


Nuneaton.— YEAR’S WoRKING.— Ву an error the financial 
result of the past year’s working of the electricity undertaking was 
atated to be a surplus of £900. It is now announoed that the 
correct result was а deficit of £49. 


Ormskirk.—TIME EXTENSION.—The Board of Trade 
has extended by one year from June 24th, 1920, the time for 
compulsory purchase of lands under the Ormskirk Gas and Elec- 
tricity Act, 1915. 


Wingate (County Durham) .— ExtTensions.—The Parish 
Council has decided to extend the electric lighting installation to 
the adjoining centres of Trimdon and Thornley, 
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TRAMWAY AND RAILWAY NOTES. 


Blackburn.— YEAR’s WorKING.—The traffic receipts for 
- 1919-20 amounted to £117,413, and revenue from the iage of 
parcels, £2,545 ; working expenses totalled £91,911; and the net 
result, after payment of loan interest, &o., was a profit of £413, 
compared with a balance of £6,650 for the previous period. 


Bradford.—Rat..ess CAR.—The Tramways Committee 
has received sanction to proceed with the building of an experi- 
mental double-deck, railleas trolley car, designed by Mr. R. H. 
Wilkinson (general manager). The car will have an enclosed upper 
deck, and the total seating acoommodation will be for 51 
passengers, The car, which is under construction at the Bradford 
tramways’ workshop, is the first of its kindin the country. It will 
be driven by one standard tramcar motor, mounted on a solid 
tramway axle. Mr. Wilkinson holds that improvement has been 
„ dy restriction of weight, which has hitherto 
deen ited to 5 tons loaded, and by uncertainty of the amount 
that should be contributed to road maintenance, Mr. Wilkinson 
has prepared a comparative estimate of the cost of construction of 
railless and tramway cars on a new route, indicating up to what 
density of traffic the railleas vehicle is the more economical. The 
present railleas services are working at 4d. per mile less than 
ordinary cars, and by increasing the seating capacity from 29 to 51, 
and using the cars on busier routes, апа over the ordinary саг 
gradients of the city rather than the existing favourable level 
routes, the working expenses and sinking fund charges would 
probably be about equal to those of the ordinary type. Even if 
the charges were 2d. per mile greater than those of the ordinary 
tramcar—meaning 6d. per mile, as compared with the present 
railless car-service oosts—the railless system would be more 
economical. Mr. Wilkinson has considered the comparative 
advantages and disadvantages of track and railless cars with 
regard to passengers’ comfort, liability to accidents, especially on 
steep gradients, and general reliability. He agrees that railless 
cars are less comfortable than tramcars if the permanent way is 
in good condition ; that railless cars are liable to skid in snow; 
and, being without track, are more liable to oollisions in fog. 
They make less -noise than tramcars, and can draw closer to the 
side of the road for convenience of loading and unloading. A 
point also to the advantage of railless cars in the parcel service 
is that by the adoption of batteries they may run beyond the range 
of the trolley wires, as has been done between Bradford and Leeds 
for nearly a year past. 


Brighton.—HicH-SPEED RALWAT.— The Corporation 
has offered no objection to the construction of an experimental 
high-speed railway, running between Brighton and Newhaven and 
Rottingdean. This is to pass over an estate owned by the Corporation. 


Continental. —SPA1IN.—H.M. Consul at Vigo (Mr. Thomas 
Guyatt) calls attention to the new project for extending the Vigo 
electric tramways as far as Redondela—an extension of 8 km. 
` United Kingdom firms which may be interested in the matter from 
the point of view of supplying materials may obtain the name and 
address of an official in Vigo on application to the Department of 
Overseas Trade, 35, Old Queen Street, London, 8.W. 1. 


Cork.—Bovcorr or MILrrART.—It is reported that the 
men in charge of the cars of the Cork Electric Tramways Co. 
have joined the movement—inaugurated by certain Irish railway- 
men—for refusing to carry military and police bearing arms. The 
movement is part of the Irish Labour protest against the importa- 
tion and handling of munitions. 


Croydon. — YEAR’s Workine.— The total revenue, 
including bank interest, &c., for the year ended March 31st, 1920, 
was £163,037, as compared with £136,443 for the previous period. 
The total expenditure, including income-tax, loan interest, &o., 
amounted to £180,290, as against £123,889, leaving a net deficit 
of £17,253, compared with a surplus of £12,554 for 1918-19. 


Darlington.— EXTENSION DEFERRED.—The proposal to 
lay a track between the Market Place and Bank Top station at an 
estimated cost of £15,000, has been deferred. 


Duadalk.—Prick or SuPPLY.—The Urban Council, 
having considered the Great Northern Railway (Ireland) Co.'s 
offer of 1'6d. per unit for electricity supplied during the year ended 
December, 1919, decided that the offer was inadequate, and that the 
minimum offer which the Council could accept was 1°9d. per unit. 


Glasgow.— YEAR'S WORKING.—The financial statement 
of the tramway undertaking for the year ended May 31st shows a 
total income of £1,721,578—last year's figure was $1,531,320. The 
total working expenses amounted to £1,558,161, as against 
£1,249,989, leaving a gross balance of £163,417, as against 
£281,331. The addition of interest on investments gave a total 
profit of £176,762, compared with £291,896 for 1917-18. The pay- 
ment of rents, interest, income-tax, &c., resulted in a net deficit of 
£108,531, compared with a profit of £14,773 for the previous year. 


Halifax.— ADVERTISEMENTS ON Cars.—The Tramways 
Committee proposes to discontinue advertising on the cars. The 
advertisements yield about £1,000 per year, and the recommenda- 
tion is expected to meet with the opposition of the Town Council, 


EXTENSIONS INQUIRY.—The consideration of new tramway pro- 
posals of the Halifax Corporation oooupied the whole of June 25th 
before а Select Committee of the House of Lords, presided over by 
Lord Newton. The proposals included a new tramway running 
from the Halifax main tramway line at Satterhebble and pro- 
ceeding through Elland to join the existing Huddersfield lines near 
the Elland Town Hall, There was great opposition, Huddersfield 
Corporation objecting on the ground of competition, and the West 
Riding County Council, which demanded various road widenings 
along this route and upon others.— Sheffield Daily Telegraph. 


Ilford. — Fare Revision. — The tramway manager 
reports that further increases of fares are necessary in view of 
running costs. 

Painters in the tramway department are to be paid 45 ба, 9d. 
per week. 


Leeds.—Loss on Workina.—A return issued recently 
showed that during the first nine weeks of the current financial 
year to June 2nd, when the fares were advanced, the revenue was 
£159,716, but the gross expenditure was £176,023, leaving a deficit 
on the period of £16,277, or £258 per day, despite the fact that the 
revenue had increased by £6,843 on that of the corresponding 
period of the previous year. Since the -fares were increased, it is 
reported, the total number of passengers carried has increased by 
1 per cent., chiefly in the new short-distance penny fares ; the other 
fares have shown a decrease. | 

The Minister of Transport has extended the time until August 
7th, 1921, of the Leeds Corporation Act, 1914, for the completion 
of Tramway No. 2. 


Manchester.—RevisED FARES.— Revised tramway fares 
on several routes came into force on June 20th, 27th, and 
onwards, After a long interval, workpeople's tickets have again 
been introduced, the fares being the same as the old ordinary fares 
before the revision. Any passenger travelling by car before seven 
o’clock in the morning may take a special privilege ticket for the 
double journey at workmen's rates. The return journey may be 
made at апу time the same day. The ticket is cancelled on the 
return journey by the conduotor, who will issue ап ordinary ticket 
in its place, These workmen's tickets will be available on each 
route as the revised fares come into force.— Manchester Guardian. 

EMPLOYES' WAGES.—Although they received an advance of 9s. 
per week as а result of arbitration proceedings since their strike at 
Easter, Manchester tramwaymen are still dissatisfied, and have 
decided to send in a new demand for ап inorease of £1 per week, 
with & threat to strike if the demand is not met. 


Middlesex.—TRAMwAY FARES.—At a meeting of the 
Middlesex County Council a protest was made against the recent 
increases in fares on the Metropolitan Electric Tramways. Ап 
interim order has been granted to the tramway company by the 
Ministry of Transport. Mr. Martin Read said that the Council 
was a partner with the tramway company, which had no legal or 
moral right to make application for an increase in fares to an outside · 
authority without the Council's consent. The Highways Com- 
mittee's recommendation to support the company’s application to 
the Ministry of Transport for the issue of an interim order 


authorising an increase of fares was withdrawn.— The Times. 


N.E.R.—NeEw Ввлмон. —А new branch of the N.E.R 
near Stockton-on-Tees, and known as the Billingham Beok branch 
was opened on June 21st. It is worked under the train-recording 
telegraph regulations where the rails are а double set, and tbe 
electric train tablet system of signalling for the portion where 
a single line of rails will carry the traffic. At present the new 
branch is only to be used for freight traffic. 


Portsmonth.—RksurT or FARE InckEasE.—An illustra- 
tion of the fact that there is a point beyond which fare increases 
are impracticable, is given by the result of increased fares at 
Portsmouth, During eight weeks the traffic has fallen 
off by 1,500,000, causing a loss of over £6,000. 


U.S.A.—STORAGE-BaTTERY CAR. — The Ratlway Review 
gives details of an electric storage-battety car, manufactured by the 
Railway Storage-Battery Car Co., New York, which will be 
operated in daily service between Atlantic City and Ocean City, N.J. 
18 miles distant. The car will be run on a regular schedule, 
making both forenoon and afternoon trips, a total of 72 miles each 
day, which will give railroad officials concerned in the mainte- 
nance of isolated passenger traffic an excellent opportunity to 
observe its performance under actual operating conditions. The 
car weighs 30 tons without load. Its maximum free running speed 
on level tangent track is 45 miles per hour. Motive power is 
derived from a bank of 240 Edison-type A-12 alkaline storage cells, 
which, on a single charge, are capable of propelling the car a 
distance of 125 miles, By boosting the charges nominally, while 
waiting for an exchange of passengers at terminals, this mileage 
can be increased to 175. The journals of each of the four axles 
run in frictionless bearings, each pair of wheels being propelled by 
means of its own motor transmitting power through a single 
reduction spur gear. The average energy consumption per car-mile 
is 21 KW.-hours, measured on the basis of input at the charging 
station. In addition to the battery equipment mentioned, eight 
additional cells are installed for the benefit of lighting circuits. 
Ampere-hour meters are provided to ensure the proper charging 
of the batteries. The car ig 52 ft. 2 in, in length over vestibules, 
and will seat 50 passengers. 


- 
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“TELEGRAPH AND TELEPHONE NOTES. 


Cable Delays.— Though the efforts made by commercial 
interests to effect an improvement in the London-Paris and 
London-Amsterdam telegraph service have во far proved of little 
avail, it seems timely to draw attention once more to the delays 
which are still experienced. These are of such a protracted 
nature that it has become the ordinary and daily practice for 
London Stock Exchange firms to wire Paria ri New York, and the 
same device also obtains in the case of Amsterdam. That a much 
quicker service may be obtained by these means seems hardly 
credible, but, as a matter of fact, the existing times taken by the 
two routes are 15 minutes and 1} hours respectively.—Zhe Times, 


France.—The exchange of urgent telegrams at triple 
rates between the United Kingdom and France will be authorised 


from July.1920, on the same conditions as exist between those. 


countries in which this system of telegraphic correapondence is 
already in force. 


Hungary. — COMMUNICATION INTERRUPTED. — Postal, 
telegraphic, and telephonic communication with Austria has been 


severed since June 20th, the only exception being Government and 
diplomatic messages.— The Times. 


Imperial Wireless Chain.—CoMMITTEE’S REPORT.— 
The Imperial Wireless Committee, of which Sir Henry Norman 
was chairman, issued its report on Monday. We hope to publish 
full particulars in later issues; for the present the recom- 
mendations are, in brief, that a acheme of Imperial wireless 
communication be established, connecting the communities of the 
Empire by geographical steps of 2,000 miles each. It is suggested 
that the service between Leafield and Cairo, by the Poulsen arc 
system, shortly to be put into operation by the Post Office, be the 
first link in the chain of communication with Africa ; this should 
be continued by a station at Nairobi, in East Africa, and by the use 
of the ex-German station at Windhuk, to complete the connection 
with the Union of South Africa. For communication with India, 
the Far East, and Australia, it is proposed that stations be erected 
in England, at Cairo in Egypt, at Poona or other Indian statione, 
Singapore, Hong-Kong. and at Port Darwin or Perth in Australia. 
Similar communication should also be established between England 
and Canada. The stations, it is proposed, should be planned by a 
wireless commission of about four members, while their con- 
struction might be entrusted to the engineering department of the 
G.P.O. and the corresponding Dominion and Indian authorities. 
The estimates of revenue and expenditure indicate an initial annual 
loss of about £100,000, divided between the Imperial and other 
Governments concerned; this loss, however, might reasonably be 
regarded as likely to decrease until after 10 years a protit would be 
shown. The capital cost of the scheme outlined is estimated at 
£1,213,000, of which £553,000 would be payable by the [mperial 
Government. The total annual charges are estimated at £425,000, 
of which £208,000 would fall upon the Imperial (zovernment. The 
total estimated annual traffic for the whole service would be about 
10 million words, producing a revenue of £350,000, of which 
£205,000 would be receivable by the Imperial Government. The 
proposals submitted by the Marconi Co. were examined by the 
Committee, which says that it found them too vague to admit of 
detailed account. The scope of the scheme was too great, and it 
would involve too large a capital expenditure and annual expense, 
The Committee decided that the Marconi scheme would provide 


a virtual monopoly for that company, which was regarded as 
undesirable. 


London.—AUTOMATIC TELEPHONES.— The first step in 
the task of equipping London with automatic telephones has been 
decided on by the Post Office. Ata City exchange an experiment 
is to be carried out with the panel selector system of the Western 


Electric Co., Ltd., of London, and between 3,000and 4,000 subscribers 
will be connected. i 


Pacific Cable.ä— Ркогоѕкр DuPLICATION.—Mr. Bonar 
Law, in reply to a question in the House of Commons concerning 
the cable system in the Pacific, stated that various proposals for 
duplicating the cable between Vancouver and Fanning Island were 
being considered, but no decision had yet been taken. 


Palestine, —N Ew WIRELESS STATION.—A wireless station 
to be erected on the Mount of Olives, will, according to The Times, 
be able to communicate with Paris and London. 


Telegraph Rates.— AUGUST IST liEvISION.— According to 
present arrangements, the new rates for inland telegrams of Id. 
per word, with a minimum charge of 1s, for 12 words, will come 
into operation on August lat next. The neceasary Bill, without 
which the new rates cannot be enforced, will be introduced in 
Parliament next week by the Postmaster-(eneral, 


United States —Laran WIRELESS STATION. — The 
Radio Corporation of America has purchased a tract of 6,000 acres 
at Rocky Point, L.I., about seven miles from Port Jefferson, where 
it is planned to spend the sum of 310,000,000 in erecting and 
equipping a new wireless station, which will be the largest in the 
world. The station will have 72 sets of antennw radiating from 
a central station: the steel towers will be 400 ft. high. The 
station will comprise five operating units—one for communication 
with Argentina, one with France, one with Scandinavia, one with 
Germany, and one with Italy and Poland.—7. and Т, Age. 


) 
Wireless Operators.—STRIKE ENDED.—At the Seafarers 
Joint Council meeting at Liverpool, on June 23rd, an agreement 
was reached which ended the strike of ships' wirelees operators. 
The men were asked to return to work pending discussions by a 
Committee with the Marconi Co., the shipowners, and the Board of 
Trade. | 
After а conference at the Ministry of Labour, on June 24th, with 
representatives of the Engineering Employers' Federation, the 
otticiala of the Association of Wireless Telegraphists decided that 
work should be resumed immediately, pending negotiations. The 
negotiations were opened on June 30th on the basis of the wireless 
men's original demands. Mr. E. R. Tuck, secretary of the Associa- 
tion, expressed complete satisfaction with the result of the strike, 
particularly with regard to the full reinstatement of the men who 
came out. 
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CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paraqraph indicates 
the issue of the ELEOTRIOAL REVIEW, in which the © Official 
Notice ` appeared. 


OPEN. 


Australia. —SvDNEYv.—August 4th. N.S.W. Government 
Railways and Tramways. Two 1,000-KW. sub-station unite, Chief 
Electrical Engineer, 61, Hunter Street, Sydney. 

August 3rd. Department of Public Works. Turbines and 
generators for the Barren Jack hydro-electric development scheme. 
Department of Public Works, Sydney. : 

J. S. W. Postmaster.General's Department. August 2nd and 
5th. Aluminium sheet, brass rod, &c., scheduled 769; platinum 
wire, gold and silver wire, scheduled 768. (June 11th.) 

WESTERN AUSTRALIA, — Poetmaster-General's Department. 
August 3rd. 326 accumulators, schedule 668. (June llth.) 


Belgium.—August 7th. The municipal authorities of 
Campenhout (Province of Brabant). Tenders for the establishment 
of an electrical distribution system in the town. Particulars, for 
two francs from, and tenders to, the Maison Communale. 


Brentford.—July 13th. Board of Guardians. Electric 
lighting installations in the offices, infirmary, &o. (See this issue.) 


Darlington.—July 10th. Electricity Department. One 
6,000-KW. turbo-alternator and surface-condeusing plant. (June 
25th.) 


Edinburgh.—July 13th. Corporation. Electric lighting 
installations of houses at Gorgie. The Town Clerk. | 


Grimsby,—August 12th. Electricity Department. Two 
water-tube boilers, economisers, fittings, fans, chimneys, &c. ; one 
3,000-kw. high-pressure turbo-alternator and condensing plant. . 
(See this issue.) 


Glasgow.—July 6th. Tramways Department. One 
10,000-Kw. steam turbo-alternator, with condensing plant. (June 
18th.) 


Hull.—July 12th. Electricity Department. One three- 
motor electrically-operated overhead travelling crane. (June 26th.) 


New Zealand.—July 31st. Waikato Electric Power 
Supply. Delivery, c.i.f. Auckland, of 2,100 pin insulators, suitable 
fcr a line operating at 66,000 volts between phases. Tenders to : 
Secretary, Public Works Tenders Roarl, Government Buildings, 
Wellington. Specification, &c., may be seen at the D.O.T. in 
London (Captain Vandeleur, Room 49), until to-morrow, Saturday, 
after which date they will be available for firms in the Provinces. 

AUCKLAND.—September Ist. Harbour Board. For the supply 
of electric capstans and spares. Messrs. W. & A. McArthur, : 
Ltd., 18-19, Silk Street, Cripplegate, London. 


Nuneaton.— July 31st. Electricity Department. One 
500-KW. rotary converter transformer and accessories. (See this 
issue.) 


Portsmouth.—July 20th. Tramways Committee. 1,000 
tons steel girder tram rails; 20 tons steel fish plates ; 6 tons fish 
bolts ; 30 tons wrought-iron tie bars. (See this issue.) 


Preston. — Tramways Committee. Converting plant. 


(See this issue.) 


Southampton. — July 3rd. Electricity Department. | 
E.H.T. and H.T. switchgear and D.C. control panel. (June 4th.) 


Warrington, — July 13th. Electricity and Tramways | 
Committee. Two 6,000-Kw. turbo-alternators, (June 18th.) 


- 


CLOSED. 


Belgium.—Six concerns, including the Edison-Swan 
Electric Co., Ltd., London, last week submitted tenders to the 
Belgian Post and Telegraph authorities in Brussels, for the supply 
of 1,600-km, of compound telegraph wire. The lowest offer was 
that of the Société des Ateliers de Constructions Electriques, of 
Charleroi, who quoted 483,200 fr. Pau ode d i 
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"Dartford,— Board, of Guardians, 


Electric light installation, infirm wards— Messrs, Creffield. 
Electric laundry irons—8. W. Gibson & Co, 


· Glasgow.— Electricity Committee. Accepted. 


For six montbs :— 


C.I. boxes, section pillars, &c.—M'Dowall, Steven & Co., Lion Foundry Co., l 


Carron Co., Falkirk Iron Co., James Allan, Senr. & Со, 
. Malleable iron tube and fittings.--Dempster, Moore & Co, 


For 12 months 


.Ampere-hour meters. Edison · Swan Electric Co., Ltd., Ferranti, Ltd., 
Chamberlain & Hookham, Ltd. 
A. C, meters.—Edison-Swan Electric Co., Ltd., Met. Vickers, Ltd. 
Cables (general).—Callenders Co., W. T. Glover. 
Cables (І.Б. flexibles) .—Craigpark Electric Cable Co., Ltd. 
Aro lamp сагђопв.--Вевсоп Carbons, Ltd. 


Town Council Tramways. Accepted :— 


: Cables.—B.I. and Helsby Cables, Ltd. . 

Gear cases.—Equipment and Engineering Co., Ltd. 
Two-ton motor chassis.—Leyland Motors, Ltd. 
Lock washers.—Positive Lock Washer Co. 


. Government Contracts.— The undermentioned Govern- 
ment contracts were placed during May, 1920 :— 


ADMIRALTY (CONTRACT AND PURCHASE DEPARTMENT). 
Accumulators for magazine lanterns.—Fuller’s United Electric Works, Ltd. 
Electrically-driven plate-bending rolls,—Scriven & Co., Ltd. 
Electrodes.—Quasi-Arc Co., Ltd. 
Micanite insulators.—Micanite & Insulators, Ltd. 
Micanite washers. —Birmingham Mica Co. 
Micanite plate and tubing.—Mica Manufacturing Co. 
Positive plates, —D.P. Battery Co., Ltd 
Carbon гош Morgan Crucible Co., Ltd, 


^ 


Ministry оғ MUNITIONS. 


Electric cell battery boxes.—Fuller’s United Electric Co., Ltd. 

Conduit tubing. — Metallic Seamless Tube Co.; Simplex Conduits, Ltd. 
INDIA Orrick STORE DEPARTMENT. 

Baudot apparatus parts.—Elliott Bros. (London), Ltd. 

чыр cable.—Callender's Cable & Construction Co., Ltd.; Siemens Bros. 


Inert cells Fullers United Electric Works, Ltd. 
- Induction coils.—High Tension Co. 
Carsak elements.—General Electric Co., Ltd. 
Transposition insulators.—Taylor, Tunnicliffe & Co. 
Electric motors (parts).—General Electric Co. 
Phonic motors.—D. Murray. 
Copper tubes.—T. Bolton & Sens, Ltd.; Allen, Everitt & Sons. 
Voltoids.—Brunner, Mond & Co., Ltd. 
Сор тае Cable & Construction Co., Ltd.; Macintosh Cable 
| „Lt 
Iron wire.—Shropshire Iron Co. | 
Jumper wire.—Peel-Conner Telephone Works Co., Ltd. 


Post Orricz. 


Telephone apparatus.—Automatic Telephone Manufacturing Co., Ltd. ; 
, national Electric Co., Ltd;; Western Electric Co., Ltd. 
| Testing and protective apparatus. —Phoenix Telephone & Electric Works 
Co.; Reid Bros. Engineers, Ltd. 
Armatures.— British L.M. Ericsson stare Co., Ltd. 
Battery boxes.—Wm. Duncan Tucker & Sons, Ltd. 
Telegraph and telephone cable.—British la & Helsby Cables, Ltd.; 
zallender's Cable and Construction Co., Ltd.; Glover & Co., Ltd.; 
W, T. Henley's Telegraph Works Co., Ltd.; London Electric Wire Co. 
& Smiths, Ltd.; Macintosh Cable Co., Ltd.; Union Cable Co., Ltd.; 
Western Electric Co., Ltd. 
Loading coils.—Siemens Bros. & Co., Ltd. 
Compound.—Dussek Bros. & Co., Ltd. 
* Cords for telephones —. Phoenix Tele ‘phone & Electric Works, Ltd.; Siemens 
Bros. & Co., Ltd.; Western Electric Co., Ltd. 
Ducts.— Albion Clay Co., Ltd.; Donington Sanitary Pipe & Fire Brick Co., 
Ltd.; Doulton & Co., Ltd.; J. Oakes & Co. 
Distribution cable plugs. Siemens Bros. & Co., Ltd. 
Solder. — E. Austin & Sons; British 1. & H. Cables, Ltd. 
Insulator spindles.— Bayliss, Jones & Bayliss, Ltd. 
Copper binding wire.— British I. & H. Cables, Ltd. 
Enamelled and cotton-covered wire.—Fuller's United Electric Works, Ltd.; 
. , Macintosh Cable Co., Ltd, 


Inter- 


' Transmission and receiving sets.— Devizes Wireless Station: Marconi Wire- . 


less Telegraph Co., Ltd. 
Laying conduits.—St. Pancras, Finsbury, Shoreditch and Holborn: 
Paterson,, Ltd. Chelsea (Beaufort Street), Old Broad Street, 
"néedfe Street, Westminster, Chelsea and Epsom: J. Mowlem & Co., 


D. R. 
Thread- 


us Ltd. Belfast, London-Bristol-Newport (S. Midland, Section IV): J. F. { 


Hodge & Co. London-Bristol-NJewport (5. Wales, Section Т): 
.Kettle & Son. Camberwell, &c., Kensington, Paddington, St. 12 f 
“Bone, Willesden, Wembley, &c., Hornsey-Islington: О. C. Summers. 


Streatham-Tootin Whittaker-Ellis. Leeds-Harrogate (Section II): 

Hodge Bros. (Contractors), Ltd. Douglas (Glasgow): W. Dobson. 

Fulham, Battersea, Wandsworth, Merton, Hammersmith, &c.: 
Co. 


Manufacturing, supplving and drawingdn and jointing cable.—London- ‘ 


Slough: Western Electric Co., Ltd. 


| „Repair ing battery. City (London) Telephone Exchange: Hart Accumulator 
Co. 


; Ltd. 


Telephone Exchange equipment.—Fleetwood: Relay Automatic Telegraph 


exchange, Ltd. Accumulators: Hart Accumulator Co., Ltd. Motor 
generator set: Electromotors. Ltd. Wallasey: Western Electric Co., 
Ltd. — Accumulators: Chloride Electrical Storage Co., Ltd. Motor 


generator sets: Electric: Construction Co. Paddington: Western Electric 
Co., Ltd, Stroud: Siemens Bros: & Co., Ltd. Accumulators: Hort 
“Accumulator Co., Ltd. Charging machine with motor: English 
Electric Co., Ltd. Eccles: Siemens Bros. & Co., Ltd. Accumulators: 

: . Pritchett & Gold & E. P. S. Со Ltd. Charging machine: English 
TD Electric Co., Ltd. 


CROWN’ AGENTS FOR THE COLONTES. 


Cables. ~Callender’s Cable & Construction Co., Ltd. A r 
Tonum .cells,—Chloride Electrical Storage Co., Ltd. v x 
, Electric: Jight. fittings.-—]. Stone & Co,, Ltd. 

Diesel engine spares.— English Electric Co., Ltd. 

Phosphor bronze and white metal. — Phosphor Bronze Co., Ld. 
Telegraph poles.—Bullers, Ltd.; Siemens Bros. & Co., Ltd. 
Telegraph line material, —Sieme ns Bros. & Co.,. Ltd. ` 
‘Telephone. material.—British L.M. Ericsson М: anufacturing Co., Ltd. 
‘Static transformer.—British Electric Transformer Co., Ltd. 

Bronze wire, &c —Shropshire Iron Co., Ltd. 

‚ Copper wire.—Elliott’s Metal Co., Ltd. 


London. C. С. Highways Committee.. оос 


5, 600 tons ‘of track rails and fastenings, for the tramways department, | 


154,747—Bolckow, Vaughan & Co., Ltd. 


Laing | 


Sr. PaNncras.—Eleotricity Committee. Coal for 12 months, for 
the electricity stations. J. Н. Beattie recommended :— 


New 1919.0 
contract. contract prices. 
2 Я 4 2 . d. 8. d. 

14, 400 tons Newdegate beans. . 48 10 81 2 
6,400 „ Newdegate D.S, nuts 45 1 92 5 
2,400 „, Griff peas 45 7 82 11 
1,200 ,, Coleorton D.S. nuts . 44 10 32 2 

500 ,, Mapperley small nuts 46 7 33 11 

16,000 „ Stanton nutty 43 7 30 11 

85,900 m for King's Road ' 

1,100 Haunchwood steaming 45 10 33 2 
3,000 и Ramcroft hards 48 6 £0 10 
10, 10,100 - for Regent's Park 


STEPNEY.--Electricity Supply Committee. The Committee bas 


accepted the following offers for coal :— 


6,200 Bolsover 13 nutty slack, 42s. 1d. per юп; 2,00 > 
tons A nutty slack, 41s. 2d. s .. E. Foster & Co. 
Earthenware pipes. | 
. Sutton & Co. (accepted: — £82 
Doulton & Co., Ltd. eo. ee ee 82 


W. T. Henley’ А Teleg. Works Co., Ltd. s 28 PEE 96 


Cable 110 yds. 5 


cable. i 
Y. T. Henley’s Teleg. Works Co., Ltd. (accepted) . 
B.I. and Helsby Cables, Ltd. E Tm АР T 


1} miles '025 sq. in. L.T. айе; and 4 mile '007 aq. in. L.T. cable. | 
W. T. Henley's Teleg. Works Co... Ltd. Accepit £860 
B. I. and Helsby Cables, Ltd. 878 
HAMMERSMITH. Electricity Committee. 


(а) TENDERS FOR ONB 10,000-Kw. TURBO-ALTERNATOB, WITH 
CONDENSING PLANT. | 


£407 
414 . 


à Gen. Con. ЭЕ Stanie con. Delivery» 
| plant. plant. Total. per xw.-hr. months. . 
C. А. Parsons & Co., Ltd... £41.100 21050 So E | 2 n 
J. Howden & Co., Lid. | 59.432 13.369. 69,801 . 1983 14 
Fraser & Chalmers’ Engi ( 40,060 — 54,329 12°52 14 
neering Co., Ltd і 48,680 .-— 56,629 12:04 16 
Escher, Wyss & Co., Ltd. .. — — f 56,225 11:97 11 
B. T. H. Co., Ltd.  .. .. 42,000 — bs 12:55 18 
Met. - Vlokers Еве. Ce, — — 61.00 — 16 
ыа, { — — 6480]  — 15 ` 
Ateliers de Con. Oerlikon .. — — 58,948 — 17 
English Electric Co., Ltd... — — 68,700 — — 
Richardsons, Westgarth and — — 61,180 — — 


Co., Ltd. 
^ At works in Switzerland. 


TENDERS FOR ONE CONDENSING PLANT. . 


Cooling Water . 
Single Twin surface required, 
Name of tenderex, type. type. 8. ft. Ibs. per hour. 
Mirrlees, Watson Co., £18,369 414,209 18,000 7, 800, 009 киш ы тет 
Ltd. v e. 
G. K. Parsons & Co., 12,600 — 12,500 . 7,050, 000 — 
Ltd. : 
Hick. Hargreaves and — 14,952 14,700 7, 150, 000 8 sluice ТАМ 
| included. 
Worthington-Simpson, 15,748 16,600 — — — 
Ltd. | 
W. Н. Allen, Sons апа 16,376 — 15, 500 8,190, C00 gms 
Cc., Ltd. i ) 5; | 
Cole, Marchent and 16,832 ^ 17,112 16,000 — — 
Morley, Ltd. 


The Committee re ports that in connection with the scheme for 
plant extensions passed by the Council on March 21th, embodying 
the installation of two 10, 000-Kw. turbo-alternators with condens- 
ing plant, the lowest. tender received for two satisfactory sete 
exceeded the estimates by approximately £14,000, . In these сіг-. 
cumstances, and in view of the present high loan interest, the 
Committee recommends that an order should be placed for one 
complete generating set only for the time being. This will be 
possible in view of the purchase from the Liverpool Corporation of 
one 2,000-Kw. set, the Liverpool Corporation. having accepted this 
Council's offer. . 

The Committee considers that Messrs, C. A. Parsons's tender at 


£11,000 for one 10,000-Kw. turbo-alternator is the most suitable, | 


апа recommends ite acceptance, 

As regards the condenser, the electrical engineer considers the 
offer of Меввтв. Hick, Hargreaves & Co. the most satisfactory. The 
water required for this condenser is less than that in the case of 
other twin types of machines, and the price includes an allowanoe 
estimated at £100 for sluice valves. The Committee, therefore. 
recommends the ассеріапое of the tender of Messrs.. ni. 
Hargreaves & Co. for one twin type condensing plant at £14,952. 


Rydé,—Isle of Wight E.L. Co. For the electric light 
installation at the Congregational Church. . | 


Stirling.— Town Council :— ` 


Electric light installation for houses. —W. and F. Malshall, and Lockhart 
and McNab. А 


МІ 


FORTHCOMING · EVENTS, 


Of +. 
Tramways a d Light Rallwa s Association. — Friday, July and. At 


Caxton Hall, Westminster, S. W. At 2.30 рап, Annual congress. At 


7.80 p.m. at the Connaught Rooms: Annual dinner. 


Royal Institution of Great Britain. — Monday, July 5th. : 
Street, W. At 5 p.m. General meeting. 


Institution of Civil Engineers. — Tuesday, July 6th. 
tution, Gt. George Street, S.W. Conversazione from 8.30 p.m, to 11 p.m, 


вд. in. L.T. cable, and 440 yds. 05 sq. їп, L.T. | 
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NOTES. 


Turbines at Kinlochleven.—Referring to our article on 
the visit of the Institution of Electrical Engineers to the British 
Aluminium Co.'s works at Kinlochleven, Mr. James Gordon informs 
us that the latest addition to the plant, & 8,000-H.P. turbine, was 
not, as stated, supplied by Measrs. Gilbert Gilkes, but by his own 
firm, Messrs. James Gordon & Co. We very much regret the error. 


National Illumination Committee of Great Britain.— 
At a meeting held on June 2186, the Committee accepted with 
regret the resignation of the chairman, Mr. A. P. Trotter, and 
Major Kenelm Edgoumbe (vice-chairman) accepted the vacant 
post. Dr. F. P. Hyde, delegate from the American National 
Committee, attended to discuss the future policy of the Inter- 
national Commission, and to explain the views of various 
Continental Committees he had met. It was unanimously agreed 
that & meeting of the International Illumination Commission 
should de held in Paris next year to discues technical subjects. 


Classification of Large Turbo-generator Fallures.— 
In a peper presented at the A.I.E.E. annual Convention, last month, 
and abstracted in the June Journal of the Institution, Mr. Philip 
Torchio classifies 55 generator failures of which he has a record. 
The machines, installed. in different parts of the U.S.A., range in 
capacity from 5,000 to 30,000 Kw., the smaller size dating back 
from 12 to 16 years, and the larger being of more recent manu- 
facture. The failures, several occurring on the same set, are 
summarised as follows : — 

Armature failure dus to: mechanical damage, 3; heating of 
windings, 17 ; heating of iron, 2; loose laminations, 1; moisture 
in cooling air, 3; corona shield breaking, 2; heating at end-turn 
clamping, 1; undiscovered causes, 2 ; total, 33. 

Field failure due to : open-circuited connections, 3; earthing, 7; 
earthing caused by bus short circuit, 4; loosening of damper 
windings, 2; total, 16. 

re and field failures due to: moisture, 1 ; undiscovered, 3 ; 
total, 4. 

Terminal failures due to moisture, 2. 

To avoid similar troubles, the author advocates the use of 
insulating materials of proved dependability, maintenance of low 
copper temperatures by proper sub-division of copper and trans- 
position of strands in windings, and the provision of liberal ventila- 
tion. The operating copper temperatures should be limited to 
100° C.; too great a range of operating temperatures is bound to 
cause failure. Mica insulation in hydro-electric generators operated 
at steady load will last indefinitely at high temperatures, while, 
under similar conditions, mica insulation in steam turbo-generators 
operated intermittently will fail. The test voltage for windings 
should be raised to three times full voltage, plue 1,000. Mica and 
asbestos tape insulation for fields is more dependable than fibrous 
insulatidn. Solid forged fields are preferable to laminated field 
structures, or even to built-up plate structures. Great care should 
be exercised in the supply of cooling air to prevent moisture or 
condensation depositing on the windings. 


Post Office Tube Raliway.—Tenders have been invited 
for the equipment of the Post Office tube railway, the initial section 
of which is 6'5 miles long, extending between the eastern and 
western termini at Whitechapel and Paddington respectively. 
There is only one tunnel between stations; it is 9 ft. in diameter 
and contains two 2-ft. gauge tracks. Separate tunnels ranging up 
to a maximum of 25 ft. in diameter have been constructed at the 
stations. Both lines are on the same level, and are 20 ft. apart ; 
on this space, control cabins, together with: lifts and shoots for 
handling mail matter, are being installed. The depth of the tube 
from the surface varies from 28 ft. to 87 ft. It is proposed to 
operate the trains on the distant contro! system ; current excita- 
tion on the track will take the place of the signal element, thus 
dispensing with the need of an attendant on the care. According 
to the Engineer, the details of the system were worked out by the 
Post Office engineering staff at Woolwich, where both the gradients 
and curves of the actual railway were reproduced. Firms invited 
to tender received an intimation that any suggested improvements 
in the proposed method of operation or an alternative system would 
receive consideration. 


Appointments Vacant.—Resident engineer (£400) for 
Cambuslang Electricity and Refuse Destructor Works; lecturer in 
Electrical Engineering (£350 to £400) for the Technical 
College, Loughborough; lecturer in Blectrical Engineering and 
Wiremen's Work (8300) for the Barnsley Educational Committee ; 
deputy charge engineer (£354) for tha Newcastle-upon-Tyne Eleo- 
tric Supply Co., Ltd.; shift engineer (£334) for the Ipswich 
Corporation Electric Supply and Tramways; shift engineer, for 
the Perth Corporation Electricity Works. See our advertisement 
pages to-day. 


British Water Power.—The Water Power Resources 
Committee has recently issued a second interim report which, inter 
alia, recommends the establishment of a Water Commission for 
England and Wales, possessing a number of statutory powers. 
These include the administration of a special fund for the com- 
menoement of enterprises in sparsely populated districta with an 
abundance of water power; the compilation of records concerning 
water power with regard to future developments ; the adjustment 
of disputes oonnected with allocations of water power ; to consider 
the development of rivers, and to group the oountry into suitable 
areas controlled by Water Boards. 


Pictures by Wireless.—A Dane, Mr. Th. Andersen, has 
inade an important invention by means of which pictures and 
sketches can be transmitted by cable and also by wireless over the 
longest distances, as, for instance, from Europe to America. The 
invention has been tested here by experts, who pronounce it to be 
of great practical value, espeoially for Press illustrations. The 
apparatus used is of the most simple construction and easy to 
work. It does not matter whether the telegraphic communica- 
tion is interrupted some part of the time. The system includes 
some special signals, which can be dispatched without being 
affected by variations in the power of the current employed. Any 
wireless telegraph or telephone system can be used for the trans- 
m:ssion, and the cost of working is said to be very low. One of 
the Copenhagen newspapers has published two photographs sent 
by means of the new invention, one of them being а portrait of 
Chancellor Bauer, dispatched from Berlin.— Daily Telegraph. 


Development of Electricity ia South Africa.—In a 
paper entitled The Use of Electricity to Develop South African 
Resources,” read before the S.A. Institute of Electrical Engineers, 
Mr. Н. W. Clayden, according to the S.A. Eagineer and . Electrical 
Reriew, suggested that to secure the greatest benefit of electricity 
for the development of the resources of the country, the Institute 
should recommend the Government to go one step further than the 
recent Railway Electrification Report, and request it to obtain & report 
on the feasibility and cost of a national power supply scheme to 
cover the whole of the Southern States of South Africa at present 
served by railways, allowing for extension of the scheme as a more 
forward policy of railway extension is adopted ; also, in the interest 
of the conservation of the country's material resources, should the 


scheme go forward to pass a power Act making it compulsory to 


obtain power from that supply, by patting a premium on the coal 
used by small inefficient steam power plant. 


Ап  Electrically-Propelled Yacht. — Mr. Pemberton 


Billing, M.P., is, according: to the Hvering News, having a twin- 
screw schooner of about 44 tons built for him at Southampton. 
She is to be electrically propelled, and will thus be the first British 
yacht to be driven in this manner. Each propeller will be driven 
by a seperate motor, the energy for which will be supplied by three 
generators driven by peraffin engines. 


New Vulcanising Process.—An entirely new process for 
eflecting vulcanisation has recently become available as the 
result of the discovery, by Mr. S. J. Peachey, lecturer in 
chemistry at the Manchester College of 'l'echnology, that by 
exposing rubber alternately to the action of two gases, viz., 
sulphur dioxide and hydrogen sulphide, it becomes rapidly 
and completely vulcanised, even at the ordinary temperature. 
The process appears to be of fundamental importance for the 
following reasons :— 

1. It 18 а true sulphur vulcanisation (as distinct from the 
sulphide chloride treatinent) and yields a product entirely 
comparable with that obtained by the Goodyear process. ö 

2. It eliminates the use of heat, and to a great extent the 
use of mechanical pressure. 


3. It employs two gases, both of which can be produced on 
the large scale at a very cheap rate. 
4. It is rapid in action. 


9. It enables the manufacturer to employ organic filling 
agents such as leather waste, sawdust, shoddy waste, and the 
like, which cannot be used in connection with the hot pro- 
cess. In this manner a number of cheap and highly-durable 
materials may be fabricated from the various wastes, and 
employed as floor and wall coverings, for boot and shoe manu- 
facture, and for upholstery work. 


6. Coal tar dyestuffs and even natural dyes, which, with 
a few exceptions, are destroyed by the ''hot cure," can be 
introduced into mixings to be cured by the new process with 
the 5 of delicate tints and shades hitherto unob- 
tainable. 


The process has the advantage of extreme eimplicity, and 
its translation from the laboratory to the works should prove 
a very simple matter. 

Already numerous samples of daintily coloured floor cover- 
ings, fancy leathers, and felts, suitable for hat making, have 
been produced in the laboratory, and these have an appear- 
ance and a finish which could hardly be improved upon. 
Several pairs of boots have been soled with leather reformed 
from waste by the new process, and the practical test of 
eeveral months' hard wear has shown that the reformed 
leather is even more durable than the real article. 

The process can be extended to the vulcanisation of rubber 
in solution. If a solution of rubber in benzole or naphtha be 
saturated or partly saturated with hydrogen sulphide and 
mixed with a solution of sulphur dioxide in the same solvent, 
the liquid sets in a few moments to a stiff jelly, and on 
eliminating the solvent by evaporation a fully vulcanised 
rubber 1s obtained. The use of the mixed solutions for pro- 
ducing perfectly vulcanised seams and joints has proved 
highly satisfactory in practice, and inner tubes repaired in 
a few moments by the new process have an excellent life. 


Further, by the aid of the solution process, reformed leather 


soles and heels may be attached to boots without the aid 
of stitching or nailing, and indeed a boot may be produced 
from the reformed leather without a single etitch being 
necessary. 
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Service Notes.—Recruiting for the wireless branch of 

the servioe is being pushed to the best advantage, and some excep- 
tionally good men have been obtained, the bounty being a big 
factor in the matter. The following warrant electricians have 
been posted to ships :—F. R. Darely to the battleship Valiant, 
Atlantic Fleet ; J. Haigh to the staff of the Vernon, torpedo school 
ship at Portemouth ; W. Beavis, tothe President, London. 
_ An Admiralty order etates that officers appointed to the follow- 
ing wireless telegraph stations will be appointed normally for a 
period of one year :—Aden, Bathurst, Bermuda, Ceylon, Demerara, 
Falkland Islands, Jamaica, Mauritius, Port Nelloth, Seycielles, 
Singapore. Officers appointed to the following stations will be 
appointed normally for a period of two years :—Ascension, Durban, 
Gibraltar (North Front and Rock), Hong Kong, Malta (Rinella and 
8. Angelo), Bt. John's. Officers appointed to stations coming 
under either category will be allowed the option of an extension 
of their appointments up to а maximum of three years. A list of 
officers requiring relief should be sent in by the stations concerned, 
80 ав to arrivein England two months before the date they are due 
for relief, this date being steted. 

It should be noted, the order further states, that an appointment 
of two years’ duration coming within the terms of Article 1526, 
K.R., and A.L, or inoluded in the lists subjoined to M.O.'s 378/19 
and 690/20, entitles the holder to repayment of half cost of pessage 
for his wife and family, but that the privileges of free s for 
wives and families is restricted by the provision of Article 1526 
K.R. and A. I., to officers holding appointments, the duration of 
which is five years or upwards. 


The “Steinmetz” Electric Vehicle. — Particulars are 
now to hand of a new electric vehicle motor system developed 
by Dr. Charles P. Steinmetz, chief consulting engineer of 
the General Electric Co., of America. Dr. Steinmetz has 
organised à company under the title of the Steinmetz Motor 
Car Co., New York City, which plans to manufacture electric 
commercial and industrial vehicles embodying this system 
and other interesting features, 


By his method of motor excitation, Dr. Steinmetz claims, | 


says the Electric Vehicle, that he is enabled to combine the 
advantages of the series and shunt motor for vebicle pro- 
pulsion to a certain extent. The system consists merely in 
connecting a single storage cell across the field winding of a 
series wound motor, 19 9 the cell on the line. With the 
battery voltage and the field winding employed, the voltage 
drop in the field winding at about normal load is equal to the 
voltage of the field storage cell, and, as the two voltages then 
balance each other, no current will low through the cell. 

No matter how the load on the motor may fluctuate, the 
field strength, it is asserted, varies only within relatively 
narrow limits, the minimum field excitation being that due 
to the storage cell alone. If the car runs down a grade under 
the influence of gravity, its speed will increase until the 
counter electromotive force generated in the motor armature 
exceeds the electromotive force of the vehicle battery. Then 
the motor, acting as a generator, will charge the battery, 
Aius сарыайщ some of the extra energy spent in ascending 

e Р 

The experimental work has been done mainly on а i-ton 
delivery vehicle built in Chicago. The chassis with battery, 
but without body, weighs about 2,300 lb. It carries a 90-cell, 
250 ampere-hour lead storage battery of the Exide type, and 
has ah average mileage under normal road conditions of 
45 to 50 miles. 

Dr. Steinmetz makes use of a motor having a revolving 
field ring. The advantage claimed for this type of motor is 
that substantially twice the output can be obtained from a 
motor of given weight and absolute epeed of members, as 
compared with the ordinary motor with stationary field. The 
motor is otherwise of conventional design 


"The motor is arranged with its shaft at right angles to the 


rear axle; to the forward side of the pressed-steel axle housing 
is bolted а cast steel housing enclosing the reduction gears. 
The armature is geared to one axle shaft through а pair of 
epur gears and a pair of bevel gears, and the field frame 
to the other. Ко differential gear is required, as the torque 
on both field and armature natural is always the same; 
consequently the same driving torque is impressed on thc 
two road wheels. At the front of the transmission case is 
the motor, supported in bearings in a spider covered with 
sheet aluminium. The motor housing is spring-suspended at 
its forward end from the frame, and the motor and gear, 
therefore, are not absolute dead weight on the axle. There 
is @ partition wall between the gear case and the motor 
housing, so the gears can be run in oil without danger of 
oil getting into the motor; annylar ball bearings are used 
on the shafts. p 

The speed control is effected by connecting the battery 


cella either all in series or in two parallel rows respectively, 


and by cutting а resistance in and out with each battery 
combination. 'Thus four speeds are obtained: (1) Battery in 
parallel, resistance in; (2) battery in parallel, resistance out; 
(3) battery in series, resistance in; and (4) battery in series, 
reeistance out. 

On half voltage or with the controller lever in the low 
speed position, the battery begins to recharge at a vehicle 


speed of 10-11 w.P.H., and on full voltage it begins to recu- . 


perate at 19 to 20 M. P.. The advantages resulting from the 


comparatively flat motor characteristic and the recuperating 


action are summarised by Dr. Steinmetz as follows: 


(1) The speed is well maintained on heavy up grades and 
with heavy loads. (2) A quicker and less sluggish getaway at 
starting. (3) On level and slight down grades, the maximum 
&peed is limited, so that & careless driver cannot race the. 
vehicle. (4) On down grades (and in stopping) the motor 
automatically becomes a generator, acts ae a brake, and feeds 
the battery. Therefore the vehicle is perfectly safe when 
on heavy down grades, аз the motor checks the speed and 
holds it down to a safe limit. Incidentally this saves wear 
of the brakes, as they never need be used except to come to 
a dead stop. This results in a better maintenance of the 
vehicle mileage in hilly territory. (5) Much of the power 
wasted in the motor field at large currents is eaved, thus 
increasing the mileage. | 

The Steinmetz Motor Car Co. contemplates an output of 
1,500 industrial electric vehicles and 500 electric delivery 
wagons of 1,000 lb. and 2,000 lb. respectively during the first 
year of its operations. Later other sizes may be manufac- 
tured. The construction will be as nearly standard as possible, 
only the motor and control being of special design. 


Irish Coal Mines.— It has been left to the energy 
enterprise, and resource—and incidentally the capital—oi 
Мт. Samuel Kelly, a well-known Belfast coal merchant, to 
seriously tackle the problem of the Tyrone coalfield, which 
has its centre at the village of Coalisland. The report just 
made by the Irish Coal Industry Committee, whilst recor 
the above fact, expresses most emphatically the unanimous 
opinion that the State ehould do something to develop the 
resources of the country, and towards this end the Minister 
of Transport should be constituted a Minister of Mines, or a 
Department of Mines created within the Department of 
Agricultural and Technical Instruction. Some 18 months ago 
borings were started at ‘Washing Bay, on the shores of Lough 
Neagh, under Government direction, but were abandoned at 
a depth of 1,706 ft. without reaching the carboniferous etrata. 
£15,000 was expended on these operations, and the Committee 
now recommends that a further £5,250 be spent in sinking | 
these borings to a depth of 3,700 ft., in order to reach the 
coal—for it is a practical certainty that there is coal to be 
found. Mr. Kelly is making two borings in another part 
of the Coalisland basin. | | | 

The late Mr. Griffith, miaing engineer to the Royal Dublin 
Society, divided the Tyrone coal district into two parte, and 
named them the Coalisland distric and the Annahone dis- 
trict. The Coalisland coal district, he says, is six miles long, 
from Mullaghmoyle on the north to Dungannon on the south, 
its average breadth being about two miles, making the total 
area something like seven thousand acres. The Annahone 
district is much emaller—one mile long and half a mile broad 
—containing about three hundred and twenty acres. It is, 
however, probable, according to the authonty mentioned, 
that the district may extend а considerable distance further 
to the south and east, and that coal may be found beneath 
the red sandstone in Killymurphy and Gortnacloghan. The 
coal of Tyrone burns rapidly, and gives out an intense heat, 
and bears & strong resemblance to that of Ayrshire. In the 
interior of the Coalisland district great irregularity is observ- 
able in the direction and inclination of the strata. Near its 
southern extremity the main dip is north-east, and near the 
northern, south-west; but the dip is frequently altered bv 
undulations in the strata. The direction of these undulations 
is generally north and south, and their curves form an arch 
of from ten to thirty yards in heigth, and of various breadths. 
These undulations cause great irregularity in the сов] working 
by frequently changing the level, and where they occur the 
coal is found thin and impure, and in many instances is 
altogether lacking for a length of twenty or thirty yards. | 

The Commissioners in their report calculate the Tyrone 
yield at 34 million-odd tons, and the Ballycastle at 19 million- 
odd tons. The other coalfields of Ireland are calculated on 
proved data at 180 million tons, and of that total the Kilkenny 
(Castlecomer) coalfield contributes 160 million tons.  Prac- 
tically three-fourths of the proved coal reserves of the country 
are in the Kilkenny area, and of the 92,000 tons mined in 
1918 no less than 63,675 tons were in that ares. The coal 
in the Leinster and Munster fielde is of good quality, mainly 
anthracite, but the seams are all shallow, uniformly 90 in. 
That means high cost in mining, since so much dirt haa 
to be taken out above and below the seam with the coal, to 
give head-room for working. As the Inquiry Committee put 
it, the real difficulty is not the amount of reserves, but the 
thinness of the seams in Leinster and Munster that accounts 
to a large extent for the circumstances that the annual output 
per underground worker in Ireland is only 140 tons, as 
against 294 {опа in Great Britain. In the face of economic 
facts, it is rather difficult to see haw the output of 500,000 
tons per annum, which the committee suggests, might be 
achieved, can be accomplished. 


British Contracts for British Firms.—The Daily Tele- 
graph says that officials of all city and borough corporations 
and urban district councils of the country have been asked bv 
the British Empire Union to pass resolutions providing that 
no contracts should be given to any foreign firm connected 
directly or indirectly with former enemy Powers, and that pre- 
ference should always be given to British firme employing 
British labour. А number of corporations have intimated that 
they have adopted resolutions along these lines, | 
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gives details of a new type of miner's lamp, the Oldham patent 

cap type. pA | „ 
The main idea has been to embody, as far as practicable, such 

features as have been proved to be most satisfactory during 10 


years’ experiments and experience in standard electric safety lamp 


practice. The main constructional features are, first, the fitting 
actually worn on the cap, which, in order to ensure a minimum weight. 
consists of an aluminium piece shaped suitably to receive a silvered 
reflector, which is screwed to take the lens ring, which in turn 
secures and holds the lens in position. The lamp-holder is secured 


to the inner side of the cap-fitting body, being connected electrically : 


by means of special contacta to а cable attached to one pole of the 


accumulator. The cap-fitting connection to one pole of the 


acoumalator is made by means of a direct circuit through a 
specially. strong: rubber-covered cab tire cable, carried and secured 
to the cap lamp fitting by means of а metal containing-tube 
supporting ат ebonite block, from-which connection is made to the 
filament bulb. The return connection to the accumulator case is 


by means of rubber-covered cab tire cable protected by flexible 


brass tubing. 2 


The accumulator. containing-case consists of heavily tinned 
sheet-iron coated with anti-sulphuric paint. The connections to 
the two leads in the cap lamp fitting from the accumulator ter- 
minals are made by means of spring plungers contained in specially 
designed ebonite insulating blocks, so as to obviate the use of 
spritigiconnections on the terminals of the accumulator. Suitable 
lead plng rivet blocks are provided both on the accumulator con- 


taining сазе and on the сар lamo fitting. The cap worn by the 


user of this type of lamp is of special design, and has attached to it 
a fibre plate to which the cap lamp fitting is clipped. The plate is 
so arranged that the weight of the cap lamp fitting itself is not 
borne on one position of the head, but is distributed, whilst the 
loop at the back enables the cable to maintain a central position 
over the head and down the back. The bulb is of 2 volts and 0'5 
ampere, having a nominal candle-power equal to 07 reflected 


candle-power, which is equivalent to 1'6. and gives а beam extend- - 


ing over an area of.10 ft. at a distance of 24 ft. A special design 
of flange-tight switch fitted on the accumulator containing-case 
enables the light to beoontrolled as required. 
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on PERSONAL COLUMN, 
Ihe Editors invite electrical engineers, whether connected with the 
.teghnical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 

ELECTRICAL REVIEW posted as to their movements, — 


At the Summer Meeting of the Railway Electrical and Telegraph 
Engineers’ Conference at the North British Hotel, Edinburgh, on 


June 22nd, MR. WILLIAM STEVENSON, who has just. retired from 


his position as electrical engineer of the. Caledonian Railway, was 
entertained to dinner and presented with a solid silver coffee pot. 
Mr. Wood, electrical engineer of the North British Railway and 


President of the Conference for the year, proposed the health of 
Mr. Stevenson, Mr. Jackson, the oldest member of the Conference, ` 


made the presentation. Mr. Stevenson suitably responded. 


MR. ERNTST MORGAN, who is leaving the Yorkshire Electric. 


Power Co., to take up the post of technical and engineering 
assistant to the chief engineer of the Wolverhampton Corporation 
electricity department, was presented recently with a combined 
thermometér and barometer, from the general staff of the com- 
pany, and with a pair of large solid silver vases, from the operation 
staff, of which he has been superintendent. 


with the company for 10 years. The gifts were handed over by 


Mr. W. B. Woodhouse, general manager, in the presence of a large 


gathering. | | MEN , | 
A substantial cheque was handed to MR. JOHN Morris, 
M.I.Mech.E, on June 28th, as a testimonial for his services as 
Head of the Mechanical Engineering Department of the Royal 
Technical Institute, Salford. Mr. Morris had held the position 
from the opening of the Institute in 1896. | 
MR. W. E. House, mechanical inspector in the instrument 


department of the Chelmsford Works of Crompton & Co., Ltd., who : 


is leaving to take up another post, has been presented by his 
colleagues with an attaché case and a fountain pen. 

‘Aylesbury Town Council has appointed Mk. ERNEST JORDAN, of 
Rawtenstall, as works superintendent at the electricity works. at a 
salary of £300 а year. 

The Burnley Corporation Salaries Committee recommends 
that the salary of Mr. J. E. STARKIE, electrical engineer, be 
increased from £800, by annual scale increments of £50, to the 
maximum of £1,000; and that that of MR. Н. MOZLEY, tramway 
manager (£691) be increased by annual incrementa of £50, 


Mr. Morgan has been | 


Glasgow Electricity Committee has recommended that.. Mn. 
ALEX. P. ROBERTSON be appointed sub-station superintendent of 


the electricity department in succession to Mr. Cowie, resigned, at - 


& salary of £600, rising to £750. | : 
On saturday last the employés of Messrs. Simpeon Bros.’ 
magneto works, presented a stop watch to Mr. Н. РАВК (foreman). 


who is leaving to start on his own account, and а gold chain to 


Мв. R..WADE, who is going with him. Both had had over 20 
years with the firm. 


The Highways Committee of the London County Council recom- 
mends that MR. J. J. McGrecor, A. M. L E. E., boiler house 


superintendent &t Greenwich power station, be promoted to be 
assistant power station engineer, at a commencing salary of 
£400 plus temporary additions of 20 per cent., plus £120, making 
the total salary £600. | E 

In order to deal more conyeniently with his consulting work in 
the Lancashire district, Мв. C. Н. WoRDINGHAM, C. B. E., M.Inst.C.E., 
has taken offices at 11, Mosley Street, Manchester. 


The Zimes states that last week the Royal Society elected MB. - 


H. A. L. FisHer, M.P., and Sik JAMES G. FRAZER, Fellows of the 
Society, under the statute governing special elections, on the 
ground of their having rendered conspicuous service to the cause 
of science." 

Mr. W. T. RUSHTON is relinquishing the post of representative to 
the General Electric Co., Ltd., after 13 years’ service, in order to 
take up an appointment with Messrs, Farndon's Electric, Ltd., as 
plant representative for London. | 

Мк. F. С. CHEETHAM, assistant engineer to the Sale Urban 
District Council, has been appointed mains superintendent to the 
Weymouth Corporation. А — | E 

Obituary.—Mr. W. Н. TAYLOR.—We regret to record the tragic 
death of Mr. W. H. Taylor, A. M. I. Mech. E., for some years manager of 
the Manchester office of Messrs. Peter Brotherhood, Ltd.. He was 
accidentally drowned on Tuesday, June 22nd, at Bolton Abbey, 
where he had gone with a party of friends for a holiday. Mr. 
Taylor jumped the Strid, alighted on a mosa-covered stone, lost his 
footing, fell backwards, and was drowned. We understand the 
place into which he fell was of considerable depth, and he was 
sucked under by whirlpool effecta, and never rose to the surface. 
His body was recovered late on Wednesday evening. The loss is 


very deeply felt by the firm, and a very large number of his friends ` 


attended the funeral.’ There were many floral tributes from the 
firm and his friends, including the Engineers' Club, Manchester. 
Mr. Taylor was in his 38th year. He leaves а widow and two 
children. | 


Will.—The late MR. HERBERT STANDRING, a director of the 
Greengate and Irwell Rubber Co., Ltd., left £40,309. ' 
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NEW COMPANIES REGISTERED, . 


.. Ы 


Torque Electrical and Engineering Co., Ltd. (168,451).— 


Private company. Registered June xlist. Capital, 45,000 in £1 shares. To- 


take over the business carried on by G. J. Walsh, G. M. Park and W. F. 


Poulson, as Park and Walsh," at Salubrious Passage, Swansea. The sub | 


scribers (each with one share) are: J. Sanders, 54, Eaton Crescent, Swansea; 
К. Scott, 34, Bayview Terrace, Brynmill, Swansea. Ihe subscribers are to 
appoint the first directors. Solicitors: Davies, Ingram and Harvey, 4, Goat 
Street, Swansea, š ; 


Sheringham Daylight (Foreign), Ltd. (168,516).—Private 
company. Nepistered June 23rd. Capital, £4,500 in ls. shares. To develop 
and turn tọ account the invention referred to in an agreement with G. 
Sheringham. The subscribers (euch with one share) are: G. H. Sheringham 
1, Clanricarde Gardens, Bayswater Road, МУЛ, artist; C. C. H. Millar, 74, 
Upper Gloucester Place, N. W. I, engineer. Ihe subscribers are to appoint 
the first directors. Solicitor: J. О. bristow, 1, Copthall Buildings, E.C. 


Ellerd-Styles & Co., Ltd. (168,467).—Private company. 


Registered June 22nd. Capital, £2,000 in £l shares. To take over the busi- 


ness of an electrical, mechanical and aeronautical engineer, &c., carried on 


by W. Ellerd-Styles at 287, Upper Street, Islington, Ihe first directors are: 


W. Ellerd-Styles, 91, Forest. Drive West, о ees L. F. S. Young, 24,- 
urgis, 1, Budge Row, Cannon 


Brackley Road, Chiswick. Solicitor: F. 
Street, E.C. Registered office: 287, Upper Street, Islington, N. 


Stella Gill Coke and Bye- Products Co., Ltd. (168,517).— 


Private company. Registered June 231d. Capital, £300,000 in £10 shares. 
To manufacture coke and derive from coal all kinds of secondary residual 
and bye-products, dealers in such products, gases and Waste-heat, to acquire, 


generate and distribute gas, water and electricity, to carry on business as 


coal merchants, manufacturers of and dealers in chemical products, &c. The 
first directors are: Н. G. Plunkett, Kilteragh, Foxrock, Dublin (director, 
John Bowes and Partners, Lid., Pelton Steamship Co., Ltd., chairman of 


Owners of Pelton Colliery, Ltd.); Rose C. Bainbridge, Elfordleigh, Plympton, ` 


Devon (director, Owners of Pelton Colliery, Ltd.); B. J. H. Walsh, Stour- 
bank, Nayland, near Colchester (director, Owners of Pelton Colliery, Ltd.); 
К. S. Gardener, Nardres Court, Canterbury; H. Armstrong, 4, Sydenham 
Terrace, Newcastle-on-Tyne. Secretary: R. M. Weston. 
Hargrove, 16, Victoria Street, S.W. Registered office: 39, Lombard Street, 
Е.С. 


Dynamo and Motor Repairs, Ltd. (168,374).— Private 
company. Registered June 18th. Capital, £10,000 in £1 shares. To carry on 
the business of electricians, mechanical and general engineers, dealers in 


electrical and motor apparatus, &c. The subscribers (each with one share) - 


are: Н. W. Bosworth, 28, Victoria Street, Westminster, S.W., electrical engi- 
neer; С. R. Bates, 27, Martin's Lane, E.C.4, electrical engineer. Electrical 
Installations, Ltd., shall have the right, while holding 500 shares, to nominate 


а director. The first directors are not named. Registered office: Mapesbury * 


Works, Willesden Lane, Kilburn, N.W. 


Castlederg Electric Supply Co.. Ltd. (5,017).— Private 
company. Registered in Dublin, June 18th. Capital, £6,000 in £1 shares. To 
carry on the business indicated by the title. The subscribers are: S. Gailey, 
Main Street, Castlederg, provision merchant, 100 shares; J. Crockett, Main 


Street, Castlederg, prowsion merchant, 200 shares. The first directors are not ` 


named. Solicitor: I. E. Nelson, 24, St. Andrew Street, Dublin. 


Solicitor: S. II. 
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Pred H. Pickering, Ltd. (168,438).—Private company. 
Registered June 21st. Capital, £10,000 in EI shares. То take over the 
. business of an electrical engineer carried on by Fred Н. Pickering at 6, 
Stanley Street, Bury. The first directors are: Ё. Н. Pickering (managing 
director), 6, Stanley Street, Bury; S. Preston, 21, Starths Road, Birkby, 
Huddersfield; J. Preston, Elsinore, Manchester Road, Bury, Lancs. Solicitor: 
C. H. Pickstone, The Bridge, Radcliffe, Lancs. Registered office: 6, Stanley 
Street, Bury. | . 


Welded Construction, Ltd. (168,425).—Private company. 
Registered June 19th. Capital, £10,000 in £1 shares. To take over the busi- 
ness carried on by Industrials, Ltd., as the Welded Construction Co., to carry 
on the business of builders, contractors, electrical engineers, suppliers of elec- 
tricity, founders, &c., and to enter into an agreement with the said company 
and the Alloy Welding Processes, Ltd. Тһе first directors are: W. A. 
Hunter, Charlton. Lodge, Thornton Heath; D. С. Boissevain, 49, Thurloe 
Square, Kensingi.n; E. H. Jones, Duxbury, Kew Road, Richmond; J. Cald- 
well, M. I. C. E., M.LE.E., Nanhans Grange, Great Missenden, Bucks. 
Solicitors: Slaughter and May, 18, Austin Friars, E.C. Registered office, 
14-16, Cockspur Street, S.W. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Farad Electrical Co., Ltd.—Particulars of £1,500 deben- 
tures created authorised May 29th, 1920, umount of present issue £1,000. Pro- 
perty charged: the company’s undertaking and property, present and future, 
including uncalled capital. No trustees. 


Napier: Kimber, Ltd.—Second mortgage debenture dated 
June 14th, 1920, to secure £4,000 charged on the company's undertaking and 
property, present and future, including uncalled capital (if any). Holder: A. 
W. Kimber, Chevering, The Drive, Wembley Park, N.W. 


Rayner & Heald, Ltd.—Issue on June Ist, 1920, of £4,900 


debehtures, part of a series. 


Dodd & Oulton, Ltd.—Mortgage on June 15th, 1920, to 
secure £10,000, charged on 8-12, Stanley Street, Liverpool. Holders: Mrs. С. 
B. Hemelryk, The Priory, Gateacre, Liverpool, and others. 


Willey & Co., Ltd.—Satisfaction in full on January Ist, 
1920, of trust deed dated December 29th, 1904, securing £20,000. 


| CITY NOTES. 


LÀ 


Presiding at the annual meeting, last 

United Electric week, Sir G. A. Touche, Bt., ваја that 
Tramways of the business was now burdened with a 
Montevideo, Ltd. standard of expenditure which was never 
contemplated when the concession was 

granted and the fares fixed, but, in spite of all the efforts 
of the board, they had not yet obtained the required authority 
to make the increase in tariffs necessary to bring them into 
some sort of correspondence with the altered conditions. ‘Phe 
equity of their claim for an increase was incontrovertible. 
There had been a general recognition of the fairness of the 
claim for revision of rates which public utility companies were 
authorised to charge, and he did not suppose that Uruguay 
would separate herself from other nations in that respect. 
If she had been later than some countries in giving legislative 
effect to the necessary changes, it was probably owing to 


questions of procedure rather than any unwillingness on the 


part of her statesinen to recognise how circumstances had 
altered. Since the low level reached in the first year of the 
war the traflic receipts had been steadily progressing, and 
there had been а marked increase of travel during the year 
under review. That was а. welcome indication of greater 
business prosperity and activity in the Republic. The traffic 
receipts for the year were £449,694, an increase of £63,304. 
Although the company represented only part of the tramway 
system of the city, they had carried the equivalent of the 
entire population 152 times over, as against 132 times in the 
previous year. The dark side of the picture was that which 
showed the operating expenses. ‘The coal bill, although 
£12,000 less than 1п 1918, was three times what it was in 1915; 
the average cost per ton c.i.f. Montevideo last year was 1145. 
There had also been a substantial increase in the wages bill, 
while repairs and maintenance had cost considerably more 
than in previous years. £30,000 had been placed to renewals 
and contingencies account. In doing this they were reverting 
to the provision set aside in the vears immediately preceding 
the war, and which they then hoped would not be a maximum 
amount. Owing to the greatly increased cost of all materials 
and of labour, the rate of pre-war provision should be increased 
rather than diminished. While it was satisfactory to be able 
to deal with the arrears of dividend on the preference shares, 
the board regretted that no recommendation could be made 
for the payment of any dividend on the ordinary shares. 
Holders of those shares had now been without any distribu- 
tion for five years, and since the company was formed, the 
average annual return had been only 31 per cent. Such an 
experience, if maintained, was not likely to encourage the 
investment of capital in Uruguay. He did not, however, take 
* despondent view of Uruguay in that respect, and it would 
le а glad дау for the friends of Uruguay when eventa showed 


that their faith had been vindicated.’ Dealing with the case 
of a revision of tariffs and the course the negotiations and 
proceedings had taken, the chairman said that so far the course 
of events confirmed the belief that the question would be 
decided purely on its merits, but, unfortunately, a new com- 
plication had recently developed. А question had arisen. 
between the Representative Assembly and the municipality 
as.to which had the right to determine whether а tariff re- 
vision should be authorised, and while the company were 
waiting for its solution, valuable time was being lost. They 
had fulfilled their share of the contract on the understanding 
that they would receive a certain recompense, but they were 
not obtaining it. 

The annual meeting was held on Tuesday 


Marconi at the Connaught Rooms. Senatore С. 
Wireless Marconi, G.C.V.O., LL.D., presided, and, 
Telegraph after reviewing the financial result, he said 
Co., Ltd. that their various affiliated companies were 


making progress, and the reconstruction of 
the Canadian companv had been comnleted. and the company 
was now in a financially sound position. No settlement had 
been made with any of the Government departments in respect 
of any of the company’s claims arising out:of the war or for 
services rendered during the war, and no sum in respect of 
апу of those claims appeared in the accounts. The arbitration 
which had been agreed with the Admiraltv in resnect of the 
Lodge patent had just been concluded, but Tord Moulton, 
who had acted as arbitrator, had not vet delivered his judg- 
ment. They might. however, confidently expect to have that 
very shortly. and they thought there should. then be no reason 
for any further delav in coming to an amicable settlement of 
their claims against the Admiralty, the War Office, and the 
Air Ministrv. With regard to the services rendered in respect 


of which thev had a claim pending against: the Post Office. 


they were still hoping that that also might be settled ere 
long in an amicable way. Tn that hone they had stayed their 
proceedings under the Petition of Right. Having referred 
in detail to the various countries and places where the com- 
pany’s wireless telegraph service had been extended. Mr. 
Marconi proceeded to refer to the matter of the establishment 
of an Imperial chain of wireless stations which had been under 
the consideration of a Parliamentarv Committee. of which 
Sir Henry Norman was chairman. He said he thought he 
might safely claim that no compan in the world, or Govern- 
ment, possessed as much knowledge or experience of matters 
such as the committee were asked to consider as did that 
company. They were the first to conduct a long-distance wire- 
less telegraph service; they were the only ones to have con- 
ducted such a service from this country; and the knowledge, 
experience, and information which they possessed as a result 
of their many yeare’ work was very valuable to them, and 
would be of the hichest value to manv others. Tt was with 
great regret that thev felt obliged to decline to give evidence 
before the committee so long as Sir Henry Norman was ita 
chairman, having regard to the correspondence which that 
gentleman conducted right un to the outbreak of the war 
with a German competitor. "That correspondence could leave 
no nossihle doubt that Sir Henry Norman was not only biased 
against the Marconi Co., but that what he learned in respect 
of the Marconi Co., either as to scientific development or 
otherwise, he was ready to communicate to that German 
competitor. Further, it was manifest from the correspondence 
that he was contemnlating becoming chairman of an Enclish 
company with which that German firm was to have heen 
associated, in order to compete with the Marconi Co. That 
competitive company had since come into existence. They 
did not know what, if any, foreign interests it might have, 
nor yet who might be associate with it, either now or here- 
after. It was no doubt no more than a coincidence that the 
report of the committee, although dated Mav 28th, should 
have heen published the very day they were holding that meet- 
ing. So far he had not seen a copy of it, and therefore he 
could not discuss it with the necessary thoroughness, but 
thev might find another occasion shortly to do so. Referring 
in conclusion to the technical progress made by the company, 
he said that very considerable advances had been made һу 
Capt. H. J. Round in the practical application of what were 
termed ionic valves, especially in regard to long-distance 
transmission. The valves had not only proved their usefulness 
for long-distance work. but had also considerably increased 
the range and practicability of medium and short-distance 
stations. Many new patents which he considered of value 
had been taken out or applied for, and a new device with 
which he first carried ont tests on ships of the Ttalian Navy 
had been considerahly developed bv Mr. O. S. Franklin. By 
ineans of that arrangement the electric waves were propagated 
in & beam in any desired direetion only. instead of being 
allowed to spread out in all directions. The advantages of 
the svstem were obvious, as it absolutely prevented stations 
outside of a certain angle being able to receive messages or 
signals which were not intended for them, besides greatly 
reducing mutual interference. In addition, it was hkelv to 
be of inestimable value to ships and shipping as an aid to 
navigation during fogs. and in minimising all riska of collision. 
In order to thoroughly test that and other similar devices 
under the actual conditions prevailing at sea, he had lately 
equipped an ocean-going yacht with all the necessarv ap- 
paratus, and, during a recent voyage to the Mediterranean, 
the great value of direction finding appliances was most clearly 
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demonstrated. Great progress had also been made not only 
in wireless telegraphy, but in wireless telephony, which must 
very soon be turned to very considerable conimercial account, 
both in respect of telephoning without wires and in the appli- 
cation vf their recently acquired knowledge to telephones 
with wires. | ' 

Mr. Godfrey C. Isaacs referred at considerable length to 
the Norman Comunttee s proposals. He criticised severely 
the figures which Mr. F. J. Brown, the assistant secretary to 
the General Post Office, had subinitted to the committee, 
and said he had no doubt that when the inatter was con- 
sidered by Parliainent the figures when they were looked into 
would be very different to those which had formed the 
basis of the report. When the matter was before the Courts 
in 1919, the Post Office declared that the Poulsen arcs which 
they were then erecting, were the inost up-to-date service, 
und would do all that was required, and that they required 
no Marconi patents. As a matter of fact, all the evidence 
went to show that the Poulsen arcs belonged to the Marconi 
Co., but that they were obsolete. Since then great strides 
had been made with the thermionic valves, but the com- 
mittee had had very little up-to-date information on that 
point, because the only people who could give the information 
was the Marconi Co. Although it was admittedly outside 
their terms of reference, the committee recommended that 
the Imperial chain of wireless stations should be State owned. 
Personally, was very confident that that would never 
be the case. Supposing, however, the stations were going 
to be built and worked and owned by the Stute, they must 
have the thermionic valve. That valve was controlled by a 
number of very important master patents, and most of 
them were patents taken out by gentlemen in the Marconi 

There were some very important ones which had been 
taken out by very able people in America, and others equally 
important which belonged to the Germans. Не did not care, 
however, which form of thermionic valve the Post Office 
used— whether it was Ainerican, German, or English, as all 
those master patents were the property in the whole of the 
British Empire of the Marconi Co. Even if they did not 
build stations they would be entitled to а very substantial 
royalty on the working, so he feared nothing whatever from 
the report of the committee. He might say that the esti- 
mated figures of the cost of establishing the system as given 
in the report were absolutely absurd. 


Gross profit for the year ended March, 
British Electric 1920, £246,717, against £250,214 for the 
Traction Co., previous year; general expenses, £35,401; 
Ltd. net profit, £211,316 (against £213,324 in the 
previous year), plus £130,952 brought for- 
ward. After deducting debenture stock interest, 487,996; 
putting £8,035 to reserve; paying 6 per cent. on the cumulative 
participating preference stock, £42,765; and paying 4 per cent. 
on the ordinary stock, £53,050; £150,422 remains to be carried 
forward. The aggregate receipts of the associated companies 
continue to show an increase, which is, however, more than 
offset by the increased cost of operation, due to the continued 
rise in the price of materials, in the rates of wages, and the 
introduction of the 48-hour week. The investments stand at 
£4,027,792, a decrease of £255,944, due to sales of undertakings 
and realisations of investments. The investments yielded a 
revenue of £212,747, representing an average of 5.28 per cent. 
for the vear, as compared with 5.08 per cent. for the preceding 
year. Мг. C. Jermyn Ford has resigned his seat on the board, 
and Mr. J. S. Austen has been appointed a director. 


Available balance, £24,416. After pay- 

Imperial Tram. ing debenture stock interest and preference 
ways Ca., Ltd. dividend of 6 per cent. (less tax), 4 per 
cent., less tax, 1s to be paid on the ordinary 

capital and £966 carried forward. The Middlesbrough, Stock- 
ton and Thornaby Electric Tramways had £114,260 gross re- 
ceipts, an increase of £7,730. Passengers carried increased by 
987,997. Net profit for the year was £14,498, against £18,966 
for the previous year. Continued advance 1n cost of operation 
reduced the net revenue. Arbitration proceedings are in pro- 
gress with reference to the transfer of the undertaking to the 
three Corporations, but until the purchase price is fixed the 
company continues to work the system. The Imperial Com- 
pany has again received no dividend on the preference or ordi- 
ү capital held in the London and Suburban Traction Co., 

td. 


The Compagnie Générale des Cables de 
Lyon intends to make a distribution of 50 
fr. per share for 1919, as in the preceding 
year, the net profits having been 308,000 fr. 
as against 282.000 fr. in 1918. 

The directors of the Compagnie Parisienne d' Electricité 
have decided to pay a dividend at the rate of 4 per cent. for 
1919 out of net profits of 3,783,000 fr.. this comparing with 
the same rate and net profits of 5,601,000 fr. 1n 1918. 

The report of the Compagnie Continentele Edison of Paris 
states that the general economie situation in 1919 did not 
permit of the development of the electrical industry as much 
as desired. On the other hand, the difficulty of carrying out 
internal installations brought about sone delay in the progress 
of the company’s various affairs. The net profits reached 
680.000 fr., and the dividend is at the rate of 30 fr. per share, 
being the eame rate as in 191 


French 
Companies. 


Ф 


The Compagnie Fra-caise Thomson-Houston, reporting on 
the past year, states that despite a combination of unfavour- 
able circumstances common to all industrial undertakings 
the results obtained in 1919 were satisfactory. The volume 


of orders was increasing, and the development of the under- 


taking was proceeding in & favourable manner. As net 
profits the accounts show the sum of 15,685,000 fr., as com- 
pared with 13,566,000 fr. in 1918, and the dividend is at the 
rate of 40 fr. per share for last year. 

The Compagnie Générale de Télegraphie Sans Fil reports 
that the company’s activity was extended in 1919 to various 
countries where permitted by legislative and administrative 
regulations, and the results obtained caused the future to be 
looked forward to with confidence. Agreements were en- 
tered into with the American New Radio Corporation in 
regard to the rights held in the Tuckerton station, and the 
French company had become the exclusive agent for the 
former in France. The net profits are returned at 2,525,000 fr. 
ane a dividend has been declared at the rate of 40 fr. per 
share. 


— — 


J. G. White & Co., Ltd.— The report for the year ended 
February 29th, 1920, shows a net profit of £28,052. During 
the year the company amalyamated its construction department 
with that of Dick, Kerr & Co., Ltd., and formed a new 
company called the Consolidated Construction Co., which will 
carry out and fulfil all the current construction contracts of 
Dick, Kerr & Co., Ltd. The whole of the capital of the new 
company is owned by.J. G. White & Co., Ltd., and the 
management of it is under its supervision. After paying 7 
per cent. on the preference shares and 7 per cent., less tax, 
on s DIGNIS 430,000 is put to reserve, and £15,286 carried 
forward. i 


Globe Telegraph & Trust Co., Ltd.—Net revenue for year 
ended May, 19290, after deduction of expenses, £263,950, plus 
£1,629 brought forward. Total distribution on the ordinary 
shares 10 per cent., free of tax. £7,000 to reserve for contin- 
gencies. During the year the company issued 60,376 ordinary 
shares, offering them to existing holders, in order to pay for 
allotments of new capital issued by the Eastern, Eastern Exten- 
sion and the Western Telegraph Companies. The proceeds of 
the sale of the whole of the company’s holding in the Central 
and South American Telegraph Co. and sales of other stock, 
&c., have been re-invested in the stock and shares of the 
Eastern, Eastern Extension and Western Companies. 


New General Traction Co., Ltd.—Profit £11,970, plus 
£7,818 brought forward. Dividend 4 per cent., less tax, carry- 
ing £9,308 forward. The profit of the Norwich Electric Tram- 
way Co. was reduced by £2,484; greater part of its profits 
put to reserve, track reconstruction, &c.; dividend 2 per cent., 
as last year. Douglas Southern Electric Trainway Co., after 
deducting froin the satisfactory profit, the balance of loss 
brought forward resulting from expenditure on upkeep during 
long close down, had a balance of 42,134 remaining, and it 
is carried forward; prospects of Manx season excellent. 


Prospectus.—Low Temperature Carbonisation, Ltd.—The 
list ig to close to-morrow, Saturday, in an issue of 250,000 ordi- 
nary shares of £1 each at par. The principal object of the 
company is the erection and operation of works for the car- 
bonisation or conversion of raw coal by special process. Im- 
portant contracts have been made with the Yorkshire Electric 
Power Co., the Sheffield Corporation, and Messrs. Steel, 
Peech & Tozer, Ltd., for the supply of gas for electrical gene- 
ration and industrial purposes. 


Waygood-Otis, Ltd.—Mr. Н. C. Walker stated at the 
annual meeting, on June 25th, that the net profit for the 
vear was £45,760, against £27,252 in the previous year. 
Finance was still quite difficult, as stock and work in progress 
showed; it was approximately £90,000 more than in the 
previous year, and for that reason they had had to adopt 
a conservative distribution of dividend—7} per cent. on the 
ordinary shares. 


Electro-Bleach & By-Products, Ltd.—Profit for 1919, after 
deducting repairs, standing charges, depreciation, bonus to em- 
plovés, directors’ additional remuneration, and E. P. D., 
£34,637, plus £394 brought forward. Dividends 7 per cent. on 
the preference and 14 per cent. on the ordinary; £5,000 to 
reserve; £4,277 carried forward. 


Shawinigan Water & Power Co.—Dividend of 13 per 
cent. on the common stock for the quarter ended at June. 


Peterborough Electric Traction Co., Ltd.—Dividend of 
12 per cent. on preference shares for two vears to December, 
1917. £1,500 to reserve; £3,000 to renewals; £4,496 to repairs 
and maintenance; £1,861 forward. en 


British Columbia Telephone Co.—Dividends for year 
ended March, 1990, 8 per cent.; $10,000 to contingent reserve, 
and $6,383 forward. 


Edgar Allen & Co., Ltd.-- Final dividend of 2s. per share 
on the ordinary, making 3s. for the vear, free of tax. To re- 
serve £20,000, Carried. forward 447,568. 


Anglo-Portuguese Telephone Co., Ltd.— Final dividend 
of 4 per cent., less tax, for 1919. s UE 


i —— ——————————— 
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. Simms Motor Units (1920), Ltd.—Mr. F. W. Simms, pre- 
siding on June 23rd at the statutory meeting, said that the 
new Grange works had made good progress, and in two or 
three months they expected to be able to commence the 
manufacture of their new four-cylinder light car type of 
magneto. The motor accessory department had been removed 
to the new establishment, and they intended to develop this 
lucrative adjunct to their business, for large markets existed 
for their sparking plugs, magnetic petrol gauges, mechanical 
and electrical horns, vulcanisers, and magneto couplings. The 
magneto repair and spare part departments were progressing 
very satisfactorily, and formed a substantial and steady source 
of profit. Owing to the growth of the company’s dynamo 
and electric motor repair department this had just been re- 
moved to Percy Street, W. The main works were mainly 
engaged upon magneto production for the leading commercial 
к cle manufacturers, and were progressing well and satis- 
actorily. 


Ericsson's Mexican Telephone Co.—The report for 1919 
of the directors of the Mexikanska Telefon Bolag Ericeson has 
been issued, announcing an increase in the number of sub- 
scribers last year, and a further expansion down to the end 
of April, 1920. The circulating medium in the country was 
formed of metallic currency, and u specially advantageous 
relationship was established between Mexican and Swedish 
exchange, resulting in considerable profits on remittances from 
Mexico. It was impossible to secure permission to raise eub- 
scriptione last year, but it is hoped to receive sanction to do 
so this year. The net profits amount to 200,925 pesos, ав com- 
pared with 195,134 pesos in 1918, and the directors recommend 
a dividend at the rate of 6 per cent., as in the previous year, 
together with an extra 2 per cent. derived from the profits 
on exchange. 


Crompton & Co., Ltd.—Net profit for year ended March, 
1920, £52,878 plus £17,409 brought forward. £15,000 to 

neral reserve; £9,000 to depreciation of investments; divi- 
end 10 per cent. on the preference shares; dividend 10 per 
cent. on the ordinary shares; £18,177 carried forward. 


General Electric Co., Ltd.—The report received just as 
we go to press shows that for the year ended March, 1920, the 
net profit was £630,143. In the previous year it was £480,828. 
The dividend on the ordinary shares is 10 per cent., free of 
tax. £85,329 is put to depreciation; £150,000 to reserve; 
£40,000 to Superannuation Trust Fund; and £251,423 is carried 
forward subject to E. P. D. | 


Direct Spanish Telegraph Co., Ltd.—After payment of in- 
come tax and Excess Prohts Duty for 1918, the accounts for 
J919 show a balance of £34,794. Preference dividend 10 per 
cent., £3,000; 7 per cent. dividend and 3 cent, bonus on 
ordinary, £6,465; to reserve, £5,000; carried forward subject to 
E.P.D., £90,398. Two interruptions of the company's Bilbao 
cable occurred during the year; the necessary repalrs were 
effected after interruptions of 37 and 17 days respectively at a 
cost of £36,494, which includes the renewal of 150 knots of old 
cable, and which has been charged to revenue. Mr. F. T. 
Preddle, whose services to the company extended over a period 
of 47 years, and who occupied the position of secretary since 
May, 1902, resigned in December, and Mr. C. E. Morgan, who 
joined the company in 1874, has been appointed in his place. 


The Swedish Luth & Rosen Co.—The registration notice 
has now been published for the new company which is to 
take over the business of Luth & Rosens Elektriska A.D., 
by way of reconstruction. The share capital is put at a mini- 
mum of 12,000,000 kr., and a maximum of 36,000,000 kr. divided 
into shares of 100 kr., and preference shares can represent 
8,150,000 kr. out ol the total capital, bearing 10 per cent. 
cumulative. The present company will subscribe for 81,470 
ordinary shares in the new company, which is eupported by 
the Svenska Emissions A.B. The transfer of the undertaking 
io the new company has just been confirmed at an extra- 
ordinary meeting. 


Stock Exchange Notices.—The Committee has specially 
allowed dealinge in the following under Temporary Regulation 
4 (3) :— 

Callender's Cable & Construction Co., Ltd.—100,000 new 
ordinary shares of £1 each, issued at 22s., of which 158. is 
paid, Nos. 400,001 to 500,000; and 400,000 7j per cent. B 
cumulative preference shares of £1 each, 158. paid, Nos. 1 
to 400,000, after issue of allotment letters. 

Hydro-Electric Power & Metallurgical Co., Ltd.—56,250 
ordinary shares of £1 each, fully paid, Nos. 181,001 to 237,250. 

Midland Electric Corporation for Power Distribution, Ltd.— 
900,000 7 per cent. cumulative preference shares of £1 each, 
fully paid, Nos. 1 to 200,000. 


Alnminium Corporation, Ltd.—The report for the three 
years ended December, 1919, shows that the balance at credit 
of profit and loss, after deducting debenture interest and pre- 
ference dividends to December, 1918, amounts to £60,624. 
A dividend for the vear 1919 of 7 per cent., less tax, upon 
the preference shock and shares is recommended, and £30,000 
is to be placed to reserve against imperial taxation and special 
depreciation, the balance of £18,978 being carried forward. 
Since the close of these accounts the Llugwy dam has been 
completed, and considerable progress has been made with 
the construction of the Cowlyd dam. 


Taunton Electric Traction Co., Ltd.—The receipts for 
1919 were £4,705 (including £293 brought forward), against 
£3,813. After meeting expenditure, paying debenture interest, 
and putting £750 to renewals, £214 is to be carried forward. 


India-Rubber, Gutta-Percha & Telegraph Works, Co., 
Ltd.—Interim dividend of 24 per cent., free of tax, on ordi- 
nary shares. 

Victoria Falls & Transvaal Power Co.—Dividend on the 
ordinary shares of 5 per cent., less tax, in respect of 1919. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Tue turn of the half-year having been accomplished without 
any further rise in the Bank Rate, the Stock Exchange 
markets are thankful for the small mercy, of а 7 per cent. 
minimum, and the prophets begin to talk of a possible easing 
of the monetary situation. Close observers decline to commit 
themselves to any optimistic speculation at present, and are 
content to say that we are by no means out of the wood of 
dear money yet. Meanwhile, the trading community con- 
tinues to feel the effect of the scarcity of financial accommoda- 
tion. For good or for evil, the five banking powers hold a 
tight grip over the situation. The man wanting capital which 
is refused by one bank, finds—sometimes to his surprise—that 
other banks are equally inflexible. Employers of large bodies 
of workpeople earning weekly wages are realising the value of 
liquid cash resources as compared with large amounts of 
stocks, and the problem of financing businees may loom more 
largely than the obtaining of orders. Labour goes on making 
шге and ever greater demands in the matter of money and 
ours. 

These factors investors know and realise. With his business 
calling for cash. the employer has little to spare outside his 
own sphere. Therefore industrial shares tend to languish in 
price. Callenders found a good response for their new issue; 
it will be interesting to know if the underwriters are left with 
any part of their engagements. Many other industrial com- 
panies would probably like to issue new capital, but the times 
are not auspicious. Several important concerns have decided 
to postpone фе» to the public. 

The White Paper issued aa a sequel to the interrupted speech 
of Sir Eric Geddes in connection with the position of thc rail- 
ways was not out at the time the Stock Exchange closed this 
(Tuesday) evening, but ite expectation brought about improve- 
ment іп a few cases. Metropolitana, for instance, have risen 
14 to 913. Underground Electric ordinary shares, however, 
are back at 35s. Naturally, curiosity is greatly piqued by the 
reference made by Sir Eric Geddes to the arrangement between 
the Metropolitan and the District companies with the Govern- 
ment, and it is held that this bargain was a shrewd one from 
the point of view of the companies. Possibly the latter, how- 
ever, are disappointed that it has taken so long for them to get 
permission to raise fares, which permission has, of course, etill 
to be granted by Parliament. According to the White Paper, 
the railway companies are to be arranged in grouns with a 
view to elimination of competition and reduction of expenses 
in other directions. The sixth group is that of London local 
lines, which for practical purposes are already comformed to 
the Government scheme. 

From the spectacular point of view, the principal move- 
ments of the past few days are those in Mexican securities. 
Prices have gone up very substantially, and the Utilities ad- 
vanced with the rest. Indeed, the improvement is sufficiently 
noticeable to make comparison interesting between to-day's 
levels and the lowest which prevailed only two or three weeke 
ago. The reason for the recovery is that advices from Mexico 
certainly encourage the ides that, for the nth time, there 
seems to be firm hope that order may be restored in the 
country. We give a few representative examples: 

Lowest. 


Btock. 1990. Now. Rise. 
Mexican Light and Power Common ... 0 14 4 
Mexican Light and Power Prefd. ... 15 ® 11 
Mexican Light and Power Ist Mort. 34 504 16 
Mexican Light and Power 2nd Mort. ... 214 364 15 
Mexico Tramways Common " 14 171 9% 
Mexico Tramways lst Mort. oa 2%? 403 133 
Mexico Tramways 2nd Mort. P 184 30 11 
Pachuca Bonds  .. i "A . 30 4H 14 
Monterey Deb. 2 VN n 855 29 29 i 
Mexican Electric Fives. 855 vM 211 401 19 
Mexican Northern Power S ind 8 154 74 


The rises produced little business, because people naturally 
decline to sell when the outlook is brighter in exactly the same 
way ав they refuse to buy when the position offers little hope. 
Obviously, however, a determined effort is being made thia 
time to reorganise Mexican matters. aud the present form of 
government is adopting methods both businesslike and sensible 
in its efforts towards restoration of order. It may take some 
time for Mexico to find its financial legs again, but once the 
corner is turned, the recovery should be progressive, though 
rape and disappointments can hardly be avoided from time 
me. 
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The market for electricity supply shares is little better, 
although з rise in Westminster ordinary to 5i is a slight in- 
dication of the investor’s appreciation of the vields to be 
obtained from this section. County ordinary are still very 
dull, and the improvement of last week in City Lights has 
been lost, the shares reverting to 22s. 6d. 

Edison-Swans slipped back to 25s. upon absence of any 
authentic news regarding the rumours of amalgamation which 
were circulated a tortnight ago, and which had the effect of 
putting the price up to 27s. 6d. British Insulated drooped to 
36s. 3d. Electric Constructions at Us. are ex their dividend 
and bonus, and India-Rubber shares at 13 are x.d. Callenders 
went back to 975. 6d., also ex dividend, and the old prefer- 
ence shares are 17s. Gd. Electric and General Investment pre- 
ference at 24 ex the dividend of 3s. are a trifle lower. There 
has been a little business during the past few days on the 
basig of 49s. cum dividend. English Electrics are steady at £1, 
and the preference 16s. 3d. Edmundsons' ordinary have gone 
back,to 5s. Shanghai Electrics fell 105. to 154. 

Eastern Telegraph ordinary has lost 2 points at 1451. and 
Westerns, on the ‘other hand, after recovering their dividend. 
fell back to 15. Great Northerns have risen to 23} on the 
report just out, the figures being very satisfactory; while, on 
the other hand, Indo-Europeans at 32} are 50s. lower. Anglo- 
American deferred is 4 down; Cuba Submarines and Oriental 
Telephones lost à and 4 respectively. Marconis, after their 
excited rise to 75s.. have come back to 66s. 3d., in sympathy 
with the dulness which is apparent in many of the other in- 
dustrial parts of the Stock Exchange. The new shares have 
gone back to 22. and Canadian Marconis are practically neg- 
lected.’ Armament shares have sagged on talk of possible new 
issues. A decline in raw rubber to 1s. 114. per lb. has had a 
slightly adverse effect upon the mark the market for. rubber shares. 


SHARE LIST OF ELEOTBIOAL OOMPANIES. 


Home ELECTRICITY COMPANIES, 
Dividend Price 


— — June 29, Yield 
1918. 1919, 1920. Rise or fall. p.o. 
Brompton 8 12 — A9 8 9 
XC. 4 1 — 10 0 0 
do. do, 3 4 Pret. . ee & 4% 2 — 8 8 8 
Chelses.. ee ee 8 4 — 8 0 0 
0. do. 6 per "cent. Pref, ee 6 H 17/- т= 1 1 2 
County of London .. 7 d — 9 17 0 
do a LP cent, Pref, - - : — 1 "m A 
Kensington ee ee — 
London Electric... Ri N 1} — воо 
до. d 6 per dent. Pret... e. 8 8 8 => 10 0 0 
Metropolitan . 6 8 — 10 8 8 
KT r cent. Pret. ee 4 & 9 1 — 8 0 0 
South London „ б 6 — 9 12 0 
South Metropolitan Pret. | ei T 1 7 1 == 7 0 0 
Westminster Ordinary .. iia 8 10 64 + à 9 15 2 
. TELEGRAPHS AND TELEPHONES, 
Anglo-Am. Tel, Pref, oe ee 6 6 { — 1 19 10 
do. Det. ee эө и là 17 = 1 8 9 0 
Chile Telephone oe ee oe 6 6a — bd | 18 3 
Cube Bub. Ота. г ee ео ee y 3 == $ t8 4 8 
Bastern Extension oe ee ee & 10 1 — ud 18 0 
m Te). Ord. ee ee ee 8 ` 10 14 —2 6 17 6 
lobe Tel. and T. Ord. .. e. 8 10 1 — 6 * 0 
do. do. Pref, ee ee 6 R 83 — 6 11 9 
reat Northern Tel. $5 . 323 92 23 49 917 9 
do-Buropean es. Gea os: AB 10 8: +23 7 18 10 
Marooni vs "S ae „ 326 26 355, — 2 711 1 
Orlerrtal Telephone Ord. .. „ 10 12 2. — 4 '*t5 44 
West India and Panama .. .. 18 1 n — Nil 
Western Telegraph. oe ee B 10 15 xd — 1i 6 18 4 
Home RAILS, 
Central London Ord. Assented .. 4 4 4 — 8 19 9 
Metropolitan io oe 1 1 21 +14 5 16 8 
до. District m Nil Nil 16 — Nil 
Underground Electric Ordinary. . . Ni Nil 11 — à Nil 
do. do. A „„ Nil Nil 4,6 - Nil 
FonkiGN Trams, &c. 
Anglo-Arg. Trams. First Pref. .. Nil 5$ 8g — 8 80 
do. do. ö Deb. Vs 6 6 59 —1 896 
Brasil Traotions T - Ni — 41 —2 — 
Bombay Eleotrio Pref. 6 6 18 — 410 0 
British Columbia Eleo. Rly. Pice. 6 6 6 — 8 18 0 
do. do. Preferrred 4 6 5 — 9 7 0 
do. do, Deferred N 8 58 +8 512 8 
do. do. eb. - ü 8 52 — 830 
Mexico Trams5 percent. Bonds.. N 40 +8 Nil 
do. 6 per cent. Bonds.. Nil Nil 80 +4 Nil 
Mexican Light Common .. „ Nil Nil 14 +1 Nil 
do, Pref. Жө .. Nil Nil 26 +4 мо 
до, lst Bonds. . Nil Nil 50% +4 1 1710 
| MANUFACTURING COMPANIBS, 
Babcock & Wilcox .. 5% è 16 15 9йха — 7614 4 
British Aluminium Ord. .. . 10 10 ly — 9 8 2 
British Insulated Ord. .. . 194 15 115 — 8 5 6 
Oallenders .. $3 ae ee 25 16 lj xd — 10 18 2 
Pref. ee ee ee 64 64 4 xd == 1 8 7 
Oastner- Kellner ee ee oo 20 17 üi — b 4 7 
Orompton Ord. ee ea ee 10 — 22/- етэ, 9 1 10 
Bdison-Bwan, ' A . 10 — vi t 5 712 4 
do. do. 5 percent. Deb. i» b 6 xd — 6 6 9 
Gen. Elec. Pref. ee ee ee 64 64 = 18/6 Беш 1 0 5 
А do. Ord, ee ee ee 10 oe 82/6 — 56 8 0 
Henley oe ee ee ee 0 0 26 15 lj — 8 0 0 
do. 4 Pret.. ee oe ee 4$ 44 83 = 6 18 6 
India-Rubber. е ое ee 10 10 18 ха -— +7 19 10 
Met.-Vickers Pref, . eo ee ee mm 8 2} = 1 2 8 
Blemens Ord... ee ee ee 10 10 26[- — •7 18 10 
Telegraph Ооп, e 70 „ H D 31) — 26 11 8 


* Dividends paid free of Income Tax, 
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MARKET QUOTATIONS. . 


Іт should be remembered, in making use of the figures appearingr 
in the following list, that in some cases the prioes are only general, 
and they may vary according to quantities and other circumstances. 


Tuesday, June 29th. 


Latest Fortnight’s 
CHEMICALS, 4&c. Prioe. Inc. or Deo. 
TUÉS | 
a Acid, Oxalic . T" per lb. | 2/10 
a Ammoniac Sal per ton £100 
a Ammonia, Muriate (large crystal) ii 292 285 
a Bisulphide of Carbon ЫА уз Чы mM "- 
a Borar .. aie ойк, ee 5 £42 um 
a Copper Sulphate hs 3 T £11 £1 дес, 
а Potash, Chlorate... un .. per lb. 1/- "oO 
" Perchlorate "EDEN: QM 1/8 КЕ 
: Shellac si .. Per ct. £33 1 10s. ino. 
a Sulphate of Magnesia vds .. рег ton £18 " 
a Sulphur, Sublimed Flowers p уз £28 x 
Lump M. cogis. imis 9 ) #25 ee 
а Вода, Chlorate УУ 285 ... per lb. | 6d. ae 
; a Diss .. рег ton 412 "e 
a a Bodin ichromate, casks .. per lb. | em say 
1 
METALS, 4с. | 
g Babbitt's Metal Ingots per ton | #1180 £845 
c Brass (rolled metal 2" to 12 basis) per lb. 1/8 id. dec. 
: » Tubes (solid drawn)... Ж - г lMSito 16 2 
» Wire, basis , voe 75 1/33 | +d. dec. 
с Copper Tubes (solid drawn) .. — 1/84 m 
„ Bars nest Pera . per ton| £168 £8 dec. 
8 „  Bheet.. Sai e she „ | £158 £3 dec. 
g „ Rod A 175 £158 £3 dec. 
d M (Eleotrolytic) Bars sc T | £105 £^ dec. 
d 70 97 Sheets T " | £156 гуз 
d ii " Wire Rods.. jj £120 £5 dec. 
d „ is Н.О. Wire.. per lb. 1/33 jd. dec. 
f Ebonite Rod eee eee TI "TT 77 | 8{- "T й 
н Sheet e * . " 2/6 + T 
n German 8ilver Wire TN 555 » | 3/- S 
A Gutta-percha, fine » | 18/- 
h India- rubber, Para fine » | 2/1} 
d Iron Pig (Cleveland Warrants) . per ton | Nom, 
„ Wire, galv. No. 8, P.O. ). qual. 5 £59 СУ 
g Lead, English Pig ... a, ЧЕ £35 
g Mercury . „. рег bot. £20 | 90J- to 30/- dec, 
e Mica (in original cases) small . per lb. | 6d. to 4/6 MES 
2 oe [T] 96 medium °з [1] JE to 10/- | oe 
» large РА 12/6 to 25/- & up 
Е Phosphor Bronze, plain castings is 1/6 to 1/11 
is „ rolled bars and rods $$ 2/2 to 2/6 zb 
is » rolled strip & sheet i 2/3 to 2/9 ae 
r Silicium Bronze Wire У .. рег lo. 1/1145 2d. dec, 
g Steel, Magnet, in bars e. ua ы | 1/8 ae 
п Tin, Block (English) vu .. per ton £246 to 4247 £8 inc, 
Wire, Nos. 1 to 16 . . per lb, | 419 Ита 
* White Anti- friction Metals .. per ton 490 to £845 P 


| | 


Quotations supplied by— 


James & Shakespeare, 
Edward Till & Co. 
i Bolliag & Lowe. 
| Richard Johnson & Nephew, Lid. 
n P. Ormiston & Bons. 
r W. F. Dennis & Оо, 


e G. Boor & Co. 

e Thos. Bolton & Sons, Ltd. 

d Frederick Smith & Co. 

e F. Wiggins & Sons. 

f India-Rubber, Gutta-Percha and 
Telegraph Works Co., Ltd. 


Eiectric Furnaces for Melting Metals, — At a recent 
meeting of the Birmingham Metallurgical Society а paper on 

Modern Metal Melting," with particular reference to elec- 
tricity, was read by Mr. A. J. G. Smout, A.I.M.M., A.I.C. 
He pointed out that the type of furnace which most closely 
approximated to the ideal was the electric furnace. There 
were types which melted brass quite matisfactorily, and it 
was, he felt, the furnace of the future. The question was 
often asked whether electricity was really applicable to the 
inelting of non-ferrous metals and alloys; much depended on 
local conditions. What was a brilliant commercial success in 
the U.S.A. with cheap energy, or in Norway where it 
was even cheaper, might be a complete economic failure in 
this country, where they were paying 24d. per unit. At such 
a figure there seemed little prospect for the electric melting 
of non-ferrous alloys becoming а practical proposition, except 
perhaps to a limited extent on special work where the cost 
of melting was quite secondary to the production of a really 
first-class alloy. Even with steel, the electric furnace was 
chiefly engaged in the manufacture of the more expenaive 
alloys, and many furnaces had to be closed during the past 
12 to 18 months on account of their inability to compete on 
economic grounds with other furnaces. Obviously the most. 
economical method of inelting inetal by electricity was to 
pass the current through it, as was done in the induction 
furnace, but while that method was eminently suitable for 
steel it had many disadvantages when applied to brass. Copper 
and its allovs required the greatest care in melting to avoid 
local over-heating and loss by oxidation and volatilisation. 
They usually had to conform to а rigid specification, and must 
be quite uniform in coinposition with the varying constituents 
thoroughly alloyed. Those essentials ruled out several types 
of furnace which gave excellent results in steel melting. 
Among the advantages to be derived from melting non-ferrous 
metals in electric furnaces were high therinal efficiency ; accu- 
rate control of temperature; no flue losses; high quality of 
castings, sulphurous gases being entirely excluded ; апа neither 
noise, fumes, nor excessive radiated heat. 
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THE DESIGN OF A SUPER- POWER STATION.’ 


By Н. GOODWIN, Junr., and A. R. SMITH, of the General Electric Co., U.S.A. 


- 


(Concluded from page 810.) 


Two circuits are provided for the blowers and fans for each 
set of four boilers. As each boiler has two blowers and two 
fans, one of each would be connected to each circuit. This 
should ensure the operation of at least half of them, which 
would allow the boilers to operate at a high percentage of 
their rating at all times. 

Since stoker motors are of. small eize, it is proposed to 
install two transformer banks, each consisting of three 37.5- 
K.V.A. single-phase transformers, to supply them. A double 
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circuit arrangement quite similar to that propose d for the 
blowers and fans is suggested, with a double-throw «witch 
for each stoker motor. 

It is proposed that the circulating pumps be driven by 
9.300-volt motors with the neutral brought out for differen- 
tial protection, and that this protection be provided froin 
the oil switch on the switchboard to the neutral in the motor, 


Д 
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thus also including the cable supplying the motor. This 
system will ensure the operation of the circulating-pump 
motors under all conditions of voltage and frequency fluctua- 
tion. For the various other auxiliaries for the turbines, two 
circuits are proposed with overload protection, the individual 
auxiliaries to be provided with no overload protection. For 
the smallest auxiliaries a lower voltage will probabiy be 
necessary, and it is suggested that adjacent to these auxiliaries 
for each turbine a bank of transformers be installed for step- 
ping down to 20 volts. 


* Brom the General Electric Review, May, 1920. Abstract. 
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It is proposed that boiler feed pump motors be made for 
2,300 volts and protected differentially, including their cables, 
in a manner exactly similar to that employed for tue сігсијај- 
ing pumps, so that as long as there is any power, either 
from the main bus or from {һе auxiliary turbine, it will 


.be possible to maintain feed to the boilers. 


It is to be noted in the proposals above that complete 
alternating-current drive has been provided for the boiler 
room. Some of the most recent installations have adopted 
this method. Elimination of apparatus for conversion from 
А.С. to D.c. should increase the reliability. For the blowers 
and fans, brush-shifting motors are suggested. For the stokers 
four-speed, . multi-speed motors are. suggested, and if a stoker 
with mechanical arrangements for two speeds is used, six 
speeds of the stoker may actually be obtained. | 

Figs. 6 and 7 show the outdoor station in greater detail. 
Fig. 7 shows the section corresponding to one generator and 
the characteristic arrangement for an overhead feeder, an 
underground feeder, station service transformers, and tie to 
the next section of each bus. Fig. 6 shows sections through 
the outdoor structures at these various points. 

The reactors to be used are of particular interest, on 
account of their high voltage апі. use out of doors. For these 
reasons an oil-cooled type of reactor is recommended. This 
consists practically of a set of transformer «oils of the 
proper number of turns and current capacity, arranged and 
held just as they would be in a transformer, except that 
the iron core is omitted. Such units would be water-cooled 
like transformers, but the quantity of water required would 
be comparatively small. 

The high voltage of the cables proposed necessitates. par- 
ticular arrangements for testing them on installation and 
after repairs. Also, it is considered that it would be better 
practice to test апу cable before it is put back in service. 
after the switch controlling it has opened automatically. 
This means that arrangements must be made. for making 
quick tests. ‘To. accomplish this a testing eet is to be placed 
in one of the galleries, and from this a connection made to 
the test bus outdoors, shown in fig. 7. Disconnecting switches 
are located at convenient.points along this test bus so that 
flexible cables can.be carried easily from one of them to the 
cable to be tested. This arrangement, considered in cen- 
nection with the fact that the operator can view the whole 
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switch vard, should make testing of cables and restoration 
of service inost expeditious. 

The outdoor structure has been planned with a view to 
greatest convenience of operation, low maintenance cost, and 
low first cost. It is proposed to use concrete poles with 
structural steel members connecting them at the top. This 


design results in a very rigid structure from which the wiring 


is supported at frequent ‘intervals. The breaking of an in- 
sulator will not result in dropping a bus or a connection and 
such insulator can be replaced with the greatest facility. Thé 
few structural steel members will not require frequent paint- 
ing. To provide for reaching the disconnecting switches easily 
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& plank walk raised slightly above the ground is proposed. 
This will make it possible to reach all of the disconnecting 
switches with a standard insulated switch hook, and it can 
easily be kept free from snow and ice in the winter. 

Railway tracks are run through the various aisles to facili- 
tate the removal of transformers and switches. In this con- 
nection it is to be noted that the switches are also to be 
provided with trucks similar to transformer trucks, во that 
a whole switch may easily be slid out from its position and 
taken to the repair shop in the station. To facilitate inspec- 
tion of switches it is planned to have a truck equipped with 
an oil tank, a blower, and a puinp, so that any switch re- 
quiring inspection may be quickly emptied and the oil fumes 
blown out of the tanks. 

While this etation was designed to meet certain specified 
conditions, it is felt that the design described is such as to 
be very generally applicable. This is important for local 
conditions, as any plant may change slightly from time to 
time, and the more flexible and generally adaptable the 
arrangement the better able it wil be to meet any slight 
change in conditions. This eame point also has the advan- 
tage, when combined with unit arrangement, as in this case, 
of making the design applicable to other changes in details, 
such as higher transmission voltage, and in general, for the 
conditions of almost any other location requiring such a large 
station. . 


GAS versus ELECTRICITY. 


On June loth, Sir DUGAUD CLERK, K.B.E., &c., and Pro- 
fessors ARTHUR SMITHELLS and J. W. CoBB were present at 
a meeting of the Institution of Electrical Engineers to reply 
to criticisms of the paper on The Distribution of Heat, 
Light, and Motive Power by Gas and Electricity," read by 
Sir D. Clerk before the Royal Society of Arts, and The 
Report on the Coal-gas and Electrical Supply Industries of the 
United Kingdom,’’ made by Sir D. Clerk and his colleagues 
to the President of the Institution of Gas Engineers. Mr. 
Roger T. SMITH (President, I. E. E.) opened the meeting by 
welcoming the visitors, and expressed his pleasure that it 
had been possible to arrange for an open discussion of the 
matter by experts. He referred to criticisins of the paper 
that bad appeared in the technieal Press, and asked Sir 
Dugald Clerk to read a short paper in commencement. 

In the course of reading his Note on the Thermal Efi- 
ciency of the Generation and use of Gas and Electricity,” 
Sir Dugald stated that he wished to be quite fair to electricity, 
and that he had always mentioned in his papers on the subject 
that the electric motor possessed enormous advantages, and 
although the aggregate of gas ehgines in this country was 
over 1,000,000 H. p., a great many people preferred the electric 
motor. Indeed, in large gas-engine works the electric motor 
was used for a great many purposes. He welcomed the progress 
of electricity, and recalled the fact that the first application 
of & gas engine in Scotland to the driving of a dynamo for 
lighting purposes was one of his own engines in Lord Kelvin's 
room at Glasgow. He claimed an advantage for the gus 
engine in the matter of dealing with a uniform heavy load. 
The Report of the Coal Conservation Committee stated that 
by utilising electricity for power and heat a saving of 55,000,000 
tons of coal per year could be effected. He (the speaker) 
did not know how the error was made, but apparently the 
committee had no idea of the present thermal efficiency of 
Ше modern gas works. The gas industry had been looked 
upon by certain people as a dying industry, but an industry 
with a capital of 4200, 000.000. and still growing, was certainly 
not that. 

Mr. С. Н. WorDINGHAM was then called upon. For many 
years, he stated, he had been a consistent advocate that the 
two industries should join hands for the common good instead 
of considering themselves rivals, and had been equally criti- 
cised by both parties; He was now more than ever con- 
vinced that combination was the proper attitude to adopt. 
He thanked Sir Dugald Clerk for the Jucid way in which 
he had made plain the meaning of his figures, leaving no 
doubt as to his claims, and inviting criticisms. He (Mr. 
Wordinghain) felt that this challenge had to be accepted by 
electrical engineers, as failure to do so would be construed as 
an admission of their accuracy. "There were facts, and the 
only way of ascertaining what those facts were was to ap- 
proach matters in a scientific spirit. He did not propose to 
criticise the figures himself, as other speakers were prepared 
to do that, but would confine himself to general observations. 
Sir Dugald had properly pointed out that electricity was 
not a source of energy, but one might say that it was a 
gearing placed between the fuel and the consuming devices 
which had to utilise the fuel, and as a gearing 1t would have 
to be judged not merely by its efficienev, but by its eon- 
venience and utility. There was no doubt that because of this 
the average public liked ' electrical gearing,” and that was 
a good reason for its employment. Its very convenience 
meant that the heat economy was much higher than would 
appear froin Sir Duyald's figures. Electric motors could be 
switched on or off as often as necessary, but this could not 


.exceptional circumstances. 


be done with a gas engine. When the latter was running 
light a great deal of heat, conserved from the coal, was being 
wasted. Admitting the accuracy of the figures, it appeared 
to the speaker that gas could be very much better applied 
as an additional link in the chain, and be utilised to drive 
electric generators rather than be supplied in its crude form 
to consumers. ‘Thus the superior economy of the gas engine, 
if it was superior, would be combined with the advantages 
of electricity leading to increased etliciency. 

Professor J. W. Cops thanked the Institution for inviting 
him to take part in the discussion, which should be useful 
in encouraging a direct interchange of opinion on a vital 
subject. Proposals for the distribution of coal energy through 
electricity had been made recently. These were of а very 
drastic nature from the point of view of both industries, and 
were made in the name of coal conservation. They raised 
the question of what was the best method of liberating and 
distributing the energy of coal—or rather what were the 
agencies available, and what were their merits or demerits 
for à wide range of uses. 'Тһе process of transforming heat 
units into power was very inetlicient, in spite of the attention 
given to the subject by physicists and engineers. If the loss 
was not incurred at a central station it would be 
incurred elsewhere—in the latter case a heavier loss. 
For this reason, the electrical power etation was increasing 
its hold on industry. When energy for purposes other than 
power was required circumstances were completely altered, 
and to take the power station for the supply of energy in 
general was to load up & process with the 80 or 90 per cent. 
initial waste of the station. An assertion of the position of 
the gas industry, in this respect, was necessary, and would 
be beneficial to all concerned. Technical developments in 
the gas industry had been delaved by the extent to which it 
was governed by statutory regulations, but legislative changes 
were now being made. The vague accusation, or supposition, 
of the inefticiency in the gas industry was never justified, 
even with regard to the older plant. The efħciency at gas 
works was so high and distribution losses so small compared 
with the corresponding figures for electricity, that & hand- 
soine margin of economy remained with gas even when the 
advantages of electricity at the point of use were taken into 
consideration. Although efficient in certain special cases, 
electricity was ill-adapted for heating purposes in general. 
The position as regarded fuel economy of the most modern 
power station was very unsatisfactory, and to lock up an 
enormous amount of capital in large stations and works of 
the same type would incur the danger of hindering progress. 
The speaker mentioned that 90 per cent. efficiency in the 
production of gas could be expected if cheaper oxygen were 
one of the results of certain investigations by Prof. McLellan 
into the production of helium. No one could foretell the 
developments in either industry, and the primary need of 
each was freedom to develop along its own special lines. 

Mr. C. H. Merz, speaking as vice-chairman of the Com- 
mittee on Coal Conservation, stated that the primary motive 
of the committee was to deal with economy of fuel in the 
production of motive power. Some small references were 
made to heating, but it could not be said that the report dealt 
with that question. Sir Dugald Clerk and his colleagues had 
referred to the whole report as if it dealt with heat energy. 
There was not & point in the report regarding the distribution 
of energy in a form available for motive power that he (Mr. 
Merz) would alter, and he would be surprised if his colleagues 
on the committee would differ from him. The speaker re- 
pudiated the suggestion that the committee had recommended 
the setting up of 16 large super-stations, it merely suggested 
the division of the country into stitable electrical districts 
and standardisation of periodicity, &c. It was never intended 
that these areas should be supplied by one station only—it 
would be uneconomical from the distribution point of view. 
The efficiency of future generating stations was repeatedly 
given as 17 or 18 per cent., but these efficiencies were being 
obtained already in a number of stations, and that with very 
inferior fuel. If the fuel possessed the same value as that 
taken for calculation purposes bv the committee, much higher 
values would be obtained. The speaker agreed with Mr. 
Wordinghain that the fuel point of view was by no means the 
only aspect. The question was one of the best employment 
of Jabour, and for practical purposes labour included coal. 
Motive power, even at present prices, represented onlv from 
5 to 10 per cent. of the labour bill. Therefore motive power 
must be supplied in the most available form to reduce labour 
costs. It was impossible to expect improvement in coal 
conservation by distributing motive power in a form that 
the manufacturer did not require. It was clear that the 
question thus resolved itself into a comparison of saving 
labour in getting coal or saving labour in industry generally. 
The electric motor possessed the great advantage of being 
capable of operation by unskilled labour. It would 1inain- 
tain its efficieucy if it ran at all The gas engine would 
only maintain its 90 or 05 per cent. efficiency under very 
Of recent factory installations 
a large percentage had employed electricity, and it was only 
the older factories, where the plant was in existence and 
the money had been spent, where other forms of inotive 
power had been retained. "The Coal Conservation Report did 
not suggest that the gas industry should disappear entirely. 
In Chicago, where electricity had been largely developed, 
the gas industry had not suffered. It was to the interest 
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of electrical engineers to encourage the gas industry. Elec- 
tricity would make its way more and more as a distributing 
agent, and better systems of generation might possibly be 
obtained through the medium of gas, but they could not be 
obtained at present except in special cases. The speaker had 
gures of some of the largest gas stations in the world, which 
showed that their efficiencies were not appreciably higher 
than the efficiencies of the best electrical stations. The 
figures were based on actual metered units, not on horse- 
power-hours. Nevertheless, the two industries could be de- 
veloped, and between them could do an enormous ainount 
to improve the efficiency of labour, and to reduce the onerous 
part of it. S 

Mr. J. 8. Hiohrizl p said that the two industries should 
certainly understand each other’s point of view, and he 
stated that he was one of the few electrical engineers who 
had a joint contract for street lighting with a gas company. 
lt was clear from the paper that if thermal efficiency was 
the deciding factor electricity would only be used for lighting, 
but the growth of the industry in a few years proved that 
thermal efficiency was not the main consideration. If effi- 
ciencies of 100 per cent. were assumed, and the prices of elec- 
tricity, gas, and coal were taken as 144., 4s., and 40s. respec- 
tively, at the expense of ld. electricity would evaporate 
2.36 lb. of water from and at boiling point; with gas 12.9 Ib. 
of water could be evaporated for 14., and with coal from 60 to 
70 lb., so that cost was not the determining factor, or no 
gas would be sold. 'The speaker noted with interest that 
in all his illustrations Sir Dugald contemplated the replacing 
of gas by electricity, and never the reverse process, and that 
gave him hope for the future. But it was out of the question 
to talk about substituting one for the other; the works would 
continue to exist and grow, to evervbody's benefit. Each 
had its particular field—electricity for colliery motors, &c., 
and gas for cooking, for example. If the gas engineer could 
produce a better method of changing the heat energy of 
coal into power it would be all to the good. One of the gas 
engineer's handicaps had been the necessity for the con- 
struction of plant of the very largest size, as under modern 
conditions units of two or three thousand H.P. were not 
suitable. 

Mr. C. P. Зрлккз made reference to the figure of 55,000,000 
tons given in' the report (section 1, sub-section 9) as the 
annual saving in coal to be effected by the distribution of 
power on comprehensive modern lines. А footnote stated that 
no account was taken of possible saving on domestic 
coal consumption as a result of a comprehensive system 
of electric power distribution, and yet the speaker thought 
that Sir Dugald Clerk had mentioned that the figure 
included a large amount for heating. The estimated saving 
was based according to the paper on 1 lb. per electrical horse- 
power-hour, but the C.C.C.’s report gave this figure as 
l} 1b., and thus a 50 per cent. error had been made in the 
statement. There was also an error of 1,000,000 tons between 
two references. Electrical engineers were not wedded to any 
particular source of energy, and the speaker stated he would 
be glad if the gas engine could be used to cut thermal losses 
and something like 50 per cent. would be gained straight 
away. Gas was not available for detailed drive in factories, 
and the gas engine was not sufficiently flexible. In Pennsyl- 
vania, where natural gas was available, two of the largest 
and inost prosperous electrie power companies in the world 
were supplying motive power. With regard to the actual 
efficiency suggested on page 13 of the paper, it was stated 
that the ratio of thermal efficiency of gas to electricity was 
13.4 to 10.4. Sir Dugald selected a gas engine, and said 
that it would run at 75 per cent. load all the time, but in 
small units this was not an operating condition. Even 
taking his own figures, the difference instead of being 30 per 
cent..in favour of gas, would only be 7 per cent., i.e., a ratio 
of 13.6 to 19.8. Seven per cent. was & very small matter, and 
with modern improvements it was going to be wiped out. A 
direct comparison on a thermal basis was impossible. The 
figures given for lighting gave a small advantage to electricity, 
but an analysis of the figures and experience ol lighting 
gave a greater advantage than stated. Employing Sir 
Dugald’s own methods, Mr. Sparks calculated the compara- 
tive ratio of consumption as 1 to 2.15 in favour of electricity. 
Electricity, however, was not in direct competition against 
gas except for small services. The speaker concluded bv 
hoping that the two industries would co-operate to a greater 
extent. 

Mr. W. Н. PatcneLL thought that far too much had been 
made of the so-called attack on the gas industry," and Sir 
Dugald had drawn inferences from the report that were not 
actually in it. The committee had recommended the scrap- 
ping of existing plant when modern works became available, 
and 55 millions of the 80 million tons of coal annum 
at present used in this country's industry, would be saved. 
The thermal efficiency of gas works was well known and 


improving, but the thermal efficiency of an electric station ` 


was also well known, and Sir Dugald Clerk knew that it was 
higher than the average figure taken. For purposes of com- 
parison, Sir Dugald Clerk should have taken 18 or 18.5 and 
not 8.5 per cent. Mr. Patchell referred to the use of gas- 
driven electric power stations by gas works, and quoted the 
remarks of Mr. Fisher, а gas engineer, on the popularity of 
electricity for lighting and small motors. The speaker asserted 


that the competition of electricity had been the making of 
the gas industry, but there was still plenty of room for both. 

Colonel R. E. B. Crompton spoke of the relative efficien- 
cles of gas and electricity for ordinary heating purposes, an 
came to the conclusion that for purely local heating elec- 
tricity was at an advantage. Col. Crompton then dealt with 
the cooking problem, and deplored the waste of gas by 
servants. He gave an amusing account of a thermal storage 
gas-heating apparatus constructed by Mr. Druitt-Halpin and 
himself, that was so efficient, and took so little gas to heat 
about 16 gallons of water a day, that it did not turn the 
meter. 

Sir DUGALD CLERK, in reply, defended his attitude of alarm 
at the Coal Conservation Committee's Report by quoting 
various parts of the report suggesting the substitution of 
electricity for gas. The only reason that the substitution of 
electricity for gas was assumed in the paper was for purposes 
of calculating the equivalent service to be given. He etated 
that he would make a full reply in writing later. 

Professor SMITHFLLS expressed his thanks for Ње oppor- 
tunity of discussion given by the Institution, and hoped that 
friendly relations would continue to exist between the two 
industries. 

A hearty vote of thanks was accorded to Sir Dugald Clerk 
and his colleagues for the pleasure given by their presence. 


. Mom 


THB NATIONAL PHYSICAL LABORATORY. 


ANNUAL INSPECTION. 


THE annual visit to the National Physical Laboratory, Ted- 
dington, by the general board took place on June 22nd, when 
Sir Joseph J. Thomson, president of the Royal Society and 
chairman of the board, Sir Arthur Schuster, vice-chairman, 
and other members of the board welcomed a large gathering 
at the laboratory. 

The present director of the laboratory is Sir Joseph E. 
Petavel, K.B.E., D.Sc., F.R.S., who succeeded Sir Richard 
Glazebrook last September. The laboratory is now organised 
in seven departments—physies, engineering, aeronautics, 
metallurgy, electricity, inetrology (measurements of length, 
area, volume, mass, and time), and the William Froude 
national tank for tests of ship models; the physics depart- 
ment includes divisions for heat and thermometry, optics, 
radium and X-ray work, and tide-prediction. 

During the past year new buildings have been erected, and 
additions to the existing buildings will shortly be erected, 
notably an extension of the engineering department. The 
Admiralty also proposes in future to make fuller use of the 
facilities afforded by the laboratory, and is erecting & building 
for special Admiralty work immediately adjoining it. In- 
vestigations of more general character will be carried out for 
the Admiralty by the labol-itory. 

The normal work of the laboratory was displaced during 
the war period by special work required for war purposes. 
A return has now been made by the laboratory to the dis- 
charge of its pre-war functions; there is much leeway to 
be made up, and the large amount of routine work that is 
undertaken to some extent hampers original research, but it 
is understood that the matter is receiving attention, and it 
is hoped to solve the present difficulty. 

The apparatus and experiments shown in the different 
departments included many items of interest, and one wished 
for more time in which to make a more extended inspection 
of the various features of interest. 

In the engineering department apparatus for carrying out 
tests on the fire-proofness of magnetos was on view, as well 
as an interesting new fatigue testing machine for reversals 
of direct stress by means of an alternating magnetic flux. 
The reversals per minute reach 2,000, and the range of load 
of the machine shown was plus or minus 0.75 tons. The 
machine was constructed by Messrs. Brunton’s, Ltd., to the 
design of Dr. B. Haigh. 

In the electrotechnics building of the electricity depart- 
ment experiments on moulded insulators to determine the 
electrical strength and mechanical stiffness at different temi- 
peratures, as well as standard А.С. measuring apparatus, 
and the calibration of a voltmeter up to 100,000 volts, were 
seen. Measurements of the illumination given by coal-miners’ 
lamps, experiments on ship's navigation lamps with regard 
to the design of lenses and the colour of side lamps, standard 
lamps so designed that the filaments are all in one plane, 
together with the measurement in candles per unit area of 
luminosity of radium-painted dials were demonstrated. 

Manganin made in the laboratory with curves of tempera- 
ture coefficient of resistance were exhibited in the direct- 
current division. Also a seleniuin cell current regulator was 
seen in operation. This device operates by means of a spot 
of light falling on to one of two selenium cells, the latter 
being made to increase or decrease the current as the case 
may be. The instrument worked in conjunction with a new 
generator which has recently been installed for testing pur- 
poses. It has an output of 5,000 amperes at 12 volts, and 
consists of two generators and a motor to drive them, all 
three machines being coupled together on one bedplate. A 
separate exciter is installed. 
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At Bushy House an Abraham block multi-vibrator for the 
absolute measurement of wireless frequencies, and the 
Board of ‘Trade standard instruments and apparatus for 
absolute electrical measurements, were on view. The measure- 
ment of constancy of frequeney of oscillating values by the 
‘Campbell inductance-capacity bridge, and the measurement 
of the elfective inductance of 4-terininal resistance standards 
was also demonstrated. 

In the wireless hut in the meadow, methods of determin- 
ing the characteristics of valves, and of measuring the ett- 
clency of a transuntting valve and the amplifving power of 
valves at audible frequency were shown. Visitors were also 
able to hear the reception of wireless telephony and tele- 
graphy from the Marconi station at Chelmsford and from 
Burlington House, London. | 


i CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we hare the writer's name and address in our possession, 


Current Density in Wires at High Temperatures. 

Сап you, or any of your readers, tell me why it is not 
considered to be in accordance with orthodox theory to assert 
that the physical stability of a wire, heated by means of 
electricity, is aflected by current density as well as tempera- 
ture? 

Can it be that the effect of current density has hitherto 
been regarded as negligible owing to non-appreciation of the 
enormously high value to which current density may attain 
In small wires at very high temperature? 
let us take, for example, the question of current density in 
Incandescent laiup filaments, and we find that it is of an 
unexpectedly high value. I say unexpectedly advisedly, be- 
‘ause 1 have asked men who should know the true value 
to guess what it is in the case of an ordinary 900-volt, 40-watt 
tungsten filament lamp, and have never been able to obtain 
a higher guess than 16,000 amperes to the square inch, 
Whereas the actual value is about 250,000 amperes to Ше 
square inch. 

In heating apparatus, current densities up to and exceeding 
40,000 ainperes to the square inch are in accordance with 
everyday practice. 

I suggest that the effect of such high current densities on 
the "life" of hot wires should be made the subject of 
exhaustive discussion and research, and that it is really 
contrary to orthodox theory (as to the conditions produced 
during. the passage of electricity through a conductor) to 
maintain that the value of the current density is a quite 
unimportant factor that can be safely disregarded. 

It may well be the controlling factor as regards the different 
results attainable with wires of small and large diameter, 
respectively, in which latter, under otherwise equal condi- 
tions, the current density is relatively low. 

С. Orme Bastian. 

London, W. 

June Ath, 1990. 


Power Development in U.S.A. 


Your issue of June 15th contains some statements which 
hardly do you justice as the leading organ of the electrical 
trades, for your " recent” nnprovenients, on page 779, and 
“a novel scheme on page 7/0, really, to use a vulgarisin, 
have whiskers on them. | 
It may interest you to know that the pawl starting device 
described as a recent magneto improvement was- used on 
the old Mark I tank in 1916, and had been in existence for 
some time previous to this even. A more positive and 
better idea was used in the later improvements in tanks. 

May 1 point out also that the principle involved in the 
“novel scheme’ embodied in the American power station 
design has been in use at the Formby power station of the 
Lancashire & Yorkshire Railway Co. for the past ten years. 
But we went one better: we used the total condensate and 
feed water as circulating water for the auxiliary condenser, 
and have а system of auxiliary. feed. heating really without 
an air pump, yet work on a 15 in. to 20 in. vacuum. 

We originally installed. the complicated surge tank method 
described in your article on page 797, but scrapped it for 
something simpler, 

Referring back to page 770, vou say that it was claimed 
that the kilowatt-hour could be generated with a consump- 
tion of less than 1.5 lb. of good coal with generators of 60,000 
to 75.000 KW., and your following remarks convey the im— 
pression that this comes as a startling fact. If it is not 
generally known, I may tell vou in all seriousness that we 
in England hope to generate the kilowatt-hour on 1 lb. of 
good coal with turbines one-sixth of the American sizes. 

The “ house" turbine idea and high pressure economisers 
will not, I venture to state, become standard on this gide 
of the pond. We. have something better. 


Perhaps our American friends will let us know if the man 
who opens the ash hopper doors wears a gas mask, or 
translated into American "Saminy" language, a breath 
box," or perhaps the remainder of the article will describe 
the system of remote control with biased relays necessary 
to prevent this man from becoming asphyxiated, 


A. E. Carr, 
Superintendent Engineer, 
Formby. L. & Y. R. Power Station. 
June 2lst, 1920. i | 


[With regard to the magneto improvements, the remarks 
to which Mr. Carr relers were not ours, but were given, as 
stated, on the authority of Messrs. A. P. Young and H. 
Warren in the Proceedings of the Institution of íautoinobile 
Engineers; if we cannot trust the experts, to whom shall we 
turn for guidance? Many improvements that were made 
during the war were kept secret, and are only now attaining 
publicity, so that they justly rank as novelties to the outer 
world. As regards practice at the Formoy power station, 
little publicity has been given to its operations, and we cannot 
be expected to know us much about it as the supermtendent 
engineer; When we Visited the plant at Its opening in 1904, it 
Was by no means in advance of current practice elsewhere, . 

With regard to the proposed generation of a kilowatt-hour 
with one iv. of coal, we congratulate. Mr. Carr on this (pro- 
spective) success; we, also, " hope " to see it done. In the 
meantime Mr. J. V. Robinson in his paper on Power Station 
Design in Relation to Thermal Etticlency at the 1. M. E. A. 
Convention states the dollowing conclusion: “Ahat a awd 
шиш consumption of 20,000 B.TH.U. per unit generated be the 
objective in large stations.“ His paper represented the views 
of some ten British turbine-makers; and the objective to be 
aimed at is given as 20,000 B.TH.U., Which is practically 1.5 Ib. 
of good coal (13.500 B.TH.U. per 10.). It is well known that 
the size of turbine, above 10,000 or 15,000 kw., makes little 
difference in the economy. But Mr. Carr seriously hopes that 
Mr. Robinson's present ideal will be beaten by one-third in 
this countrv—it is à bold forecast. We sincerely hope that it 
will be justified by the event.— Eps. Eric. Rev. | 


, 
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Direct Current Compared with Three-Phase Current for 
Driving Steel Works Plant. 

Under the above beading an extract trom a paper read 
beiore the trun and Stee: lustiitute. was published in ше 
sune llin issue of your Journal. ane aüut0., муйиз treating 
vhe subject ш à Ушу I1nvweiresunpg шаппег, appeared vo have 
a piason lavour Ol D.C. driving, Wicd iea miu io IJDciude 
in Lis general uepreciation ol А.С. «пуша шапу Cases woere 
wiat method can Iwy Jusdly ius use. 

1t cannot be grunud, at ше outset, that owing to the rela- 
tively эша areas covered by non and steel works, tue ques- 
uon of the greater ease Of tidlisinissluil OL A.C. power js oi DO 
great Hupoitance. dhe growing popularity of A.C. power, 
ше large nuluber ot central stations Which supply at, its 
advantages ош the рошь of view of generation, uvraistiis- 
моп and distribution, and the saving in the cost of installing 
rotary converting piant, are alone sufycient to шаке the 
swel works engineer. fully explore tho possibilities ol A.C. 
driving belore rejecting it lor D.C., and these possibilities 
are in certain instances such as fully to warrant its adoption. 
In шапу cases, particularly when used in conjunction with 
up-to-date auxiliaries, the A.C. drive Is undouotedly to be 
preterred, even. apart trom the considerations touched on 
above. 

In making comparisons of the types of drives to be adopted 
for rolling mills, euch case must ve treated on its шеги», 
since in no other class of drive must more varying conditions 
be met. The writer ot the paper referred to above makes 
a Colnparison in the case of a merchant mill between a D.C. 
motor rated at 1,200 H.P., full load speed 150 K. P. u., and an 
induction motor of the same rating and synchronous speed. 
‘The speed of each motor is supposed to be reduced so us to 
drive the null at 115 н.р.м. ‘Lhe speed reduction is effected 
in the case of the induction motor by inserting resistance 
in the rotor circuit, and the author points to the large speed 
variation. and inetticlency of the induction motor under these 
conditions. 

Does this necessarily condemn the a.c. drive? Surely it 
only ешрһахееѕ the fact that an unsuitable method has been 
used to obtain the desired. speed reduction. There is on the 
market a perfectly reliable and simple equipment by the 
use of which the main motor speed can be reduced to the 
required value at no load, the speed drop on load being only 
some 8 to 10 per cent., such as is necessary to obtain stored 
energy from a flywheel. Moreover, this speed reduction can 
be obtained with a loss of only 24 per cent. to 3 per cent. in 
overall etiiciency. The use of this equipment has the further 
advantage that the power factor of the main motor can be 
ипргоуей to unity on full load, and maintained at a high 
value on overloads and light loads. The overload. capacity 
of the зат motor is thus maintained, and does not fall, off 
as in the case where a permanent resistance is used in the 
rotor circuit. This eliminates the argument that a smaller 
capacity motor can be installed if a D.C. drive is adopted. 

The speed variation obtamable by using this equipment 
depends on the frequency of the supply. On a 25-cycle supply 


* 


deal with varying and suddenly applied loads. 
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а speed variation of 75 per cent., and on a: 5U-cycle supply a 
variation -of 46 per cent. cau be obtained. The equipment 
referred to is small and comparatively inexpensive. Assum- 
ing the works obtains its supply from an outside source, thab 
supply will be л.с. in nearly every case owing to the lower 
cost of transmission. If power is generated in the works it 
will again—if turbines. are imstalled— probably be А.С. 
both these instances the cost of an А.С. drive. with auxiliary 
Speed regulating apparatus will be lower than that of a D.C. 
motor and rotary converter. 

Where extreme speed variations are required, as in the 
example given of a 400-H.P. motor operating between 60 and 
350 k. P. M., the D.C. drive is, of course, to be recommended, 
but even so, а motor of large and expensive design would 
be required to give the desired speed range. This 15, further- 
more, a. particular case, and not one on which to base a 
comparison. One would be ill-advised to adopt ап a.c. drive 
in this case, just as in the present stage of development one 
would not use an А.С. drive for a reversing mill. Other 
extreme cases entirely in favour of the a.c. drive are as easily 
found. Such is a continuous wire mill, where the А.С. drive 
is to be preferred from the point of view of simplicity of 
design and first cost. 

If the nature of the rolling operation is such as to neces- 
sitate close speed regulation, then the a.c. drive is the more 
suitable, since the speed variation of the induction motor 
with no external resistance added to the rotor circuit 18 less 
than that of a р.с. motor of similar speed and power. It 
should be noted here that close speed regulation 1s not con- 
sidered safe practice in the case of D.C. motors, which have to 
To obfain 
it the motor must be either of very large capacity, or else 
be differentially compounded, with attendant dangers in the 
case of excessive overloads. 

It 18 again quite good practice to use the induction motor 
drive for that class of mill where the load is of the nature of 
sudden peaks lasting for, sav, a few seconds, such as the 
case illustrated in fig. I. of the article referred to, and where 
speed variation 1s not required other than to utilise flywheel 
energy, and so stnooth out peaks in the demand ор the supply 
system. Here external resistance in the rotor circuit Is used, 
but this resistance must be onlv that necessary to reduce 
the peak to a predetermined value. "This can be done satis- 
factorily by means of a slip regulator of the contactor type. 
This type of regulator is automatic and extremely rapid in 
its action, the magnetically operated contactors opening or 
closing. and thereby altering the amount of resistance in the 
rotor circuit in the fraction of a second. 

The author of the article disinisses this class of regulation 
with the remark that it is too slow in action to be of value, 
but he doubtless has the sluggish and jerky liquid slip regula- 
tor in mind, and it is only necessary to see the contactor 
type at work to appreciate its rapid action. The regulator 
is usually designed to combine the duties of starter and 
slip regulator, and the contactors can. be set to operate at 
any desired current to limit the demand from the supply to 
some predetermined value both whilst starting and regulating. 

Greater efficiency is obtained because the resistance in 
circuit at the beginning of a pass is small. In the event of 
loads occurring of small amount or short duration, a small 
amount of resistance will be inserted in the rotor circuit. 


After the load is removed the motor will attain its maximum. 


speed more rapidly if used with the slip regulator than if 
used with a permanent resistance, because as the motor 
speeds up the contactors close and maintain the torque at 
a high value. 

Many general statements in the article. other than those 
referred to above, can be shown to be correct onlv in par- 
ticular instances; but perhaps enough has been said to show 
that the question whether D.C. or a.c. is the better system for 
rolling mills depends on the circumstances af the case. It 


may at least be said that a bias towards the D.C. system is 


unwise, and this will be endorsed by experienced steel works 
engineers, and also by experts in the employ of those manu- 
facturing concerns which, making all types of electrical 
machinery, have in consequence no predilection for апу. > 


R. S. Jones. 
Rugby. . 
June 2st, 1920. 


Non- union Labour and Supply Undertakings. 


I do not know whether the electric supply industry fully 
appreciates the seriousness of the proposal made in Mr. 
Webb's letter dated June 14th which was published in. vour 
issue of the Isth. In this letter it appears that the members 
of the electrical trades and other unions in the employ of 
electricity undertakings may refuse to connect up work done 
by non-union labour in the Greater London area. 
posal шау fairly. be reckoned to be a challenge from the 
Electrical Trades Union to the emplovers. The issue is not 
between the electrical undertakings and their own emplovés, 
but between the unions and another branch of the industrv 
altogether. In other words! the unions calmly propose to 
use the undertakings to enforce their elaims in matters in 
which the undertakers themselves have not the remotest 
interest or control. 


This pro- 


There is here a most important principle 
at stake. If the unions are allowed to use the electric supply - 
undertakings: in one quarrel; they- would in another, and no 


one can say Where it will stop. Certainly the matter is a 

very serious one, and deserves the earnest consideration of 
the industry. There should certainly be a clear-cut. policy. 
б Electric Supply. 

June 25th, 1030. | ME" 


eh аша See, 3 


Cable Fault Localisation. 


In the Revirw dated June 4th, there was published a most 
instructive article by Mr. Edward Rayinond-Barker, referring 
to a recent cable fault problem submitted by the writer, 
under the pseudonym " Kon Denser." The fault as found 
by the writer suggested a very interesting problem, and the 
actual localisation. was not so simple as it appeared to be. 
Two single V.LR. 7/14 S.W.G. cables, each 100 yd. long, 
were laid in single ylazed-ware troughing, filled in with pitch, 
and covered with red tiles. At 8 p.m. on April 2rd, dis- 
continuity occurred on one of these cables, and the following 
afternoon the writer was requested by a friend to have 
a go” at the localisation of the break. 

On arriving at 3 p.m., the writer, testing with the * Meg- 
ger," found continuity on both the cables; the insulation 
resistance between each cable and E was 60,000 ohms, and- 
between the cables also 60,000 ohms. Putting 100 volts 
across one end of the cables, and a carbon filament lamp 
across the other ends, only a very dull glow was noticed. 
Then replacing the carbon lamp with a metallic filament lamp, 
a much brighter slow was obtained. Shorting the terminals 
of the lamp, whilst it was burning, did not blow a 5-amp. 


CABLE UNDER TEST. 


— 


199 v, 


Two SINGLE 7/14 V. I. R. Castes IN GLAZED TROUGHING, 
FILLED IN WITH PITCH. 


fuse. This was sufficient proof that the fault was of a high 
resistance. 


The difference in temperature between 8 p.m.. the previous 
day and 3 p.m. the following day was sufficient to expand 
the copper strands of the cable to test out to continuity, 
and this was rather а rude shock to шу friend, who always 
tested out à discontinuity the previous evening. There being 
no earthed sheathing, as surmised by Mr. Raymond-Barker, 
and as shown in the sketch accompanying his article, I 
decided to resort to the inductive capacity test. On the spot 
Was " stand-by house battery of 100 volts, so I was able 
to get any testing voltage from 2 to 100. In шу mind I 
diagnosed the fault to be as shown in the accompanving 
sketch, one cable being broken and bared at x, and the other 
one bared at Y, giving me ihe constant test reading of 60,000 
ohms. I found that I got the best results by using the full 
voltage obtainable, namely, 100 v., and a d’Arsonval galvo, 
along with a highly insulated tapping key. I did not trouble 
about the actual capacities in terms of microfarads, simply 
jotting down the actual discharge throws in terms of scale 
divisions. The first attempts were very misleading, there 
being inconsistency in repeated discharge throws until the 
fault, regarding its constitution as a condenser, settled down. 
The sketch submitted by Mr. Raymond-Barker would not , 
have been. of any use in this instance. Keeping the testing 
voltage, test lead. galvo, and earth leads constant, I obtained 
consistent inductive capacity discharge throws from point 
A, then D, then B, then c, then from a, with D and c coupled, 
and then from c with 4 and B coupled. Working upon these 
calculations I made out the fault to be 20 ft. from c. Upon 
digging up. and chipping out the pitch, the fault was found 
to be exactly as shown jn the sketch. The pitch had not 
been properly heated, it had the appearance of having been 
laid in flakes; water had found its way into the cable, and 
a small pocket of copper sulphate enclosed the fault at x, a 
most beautiful high restance job. By 6 p.m. the saine even- 
ing the plant was running on load again, the fault having 
been repaired. I was rather of the same opinion that Mr. 
Ra vmiond-Barker holds, that a single cell giving a low testing 
voltage would give the best results in this type of test, but 
Т found that this did not pan out in actual testing. The 
method suggested in the latter part of Mr. Barker’s article 
would work out quite well. giving a much quicker result. 
Farthing the sound cable would be similar to earthing the 
sheathing wires of an armoured cable, the condenser effect 
being set up between the broken ends of the faulty cables. 
through the pitch, rubber covering of the sound cable. and 
the earthed core of the sound cable. This would constitute 
а somewhat similar condition to.that used bv the writer in 
his tests, the difference being that the capacity of tbe fault 
would be greafer than in the writer's test, owing to tbe 
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sound core being dead earthed, against its being 60,000 ohms. 
The more one looks at the simple sketch, the more numerous 
do the different condenser effects become apparent. Each 
of the seven strands of the broken cable, at either side ot 
the break, was eaten away to the very finest needle point. 

I wish to thank Mr. Raymond-Barker for his great kind- 
ness and the interest he took in my problem, although I had 
found and localised this fault a week before the editors so 
kindly published his article in the Review. The conclusion 
I came to was that in order to localise a fault of this de- 
scription, all apparatus, voltage, leads, earth connections, 
must be kept constant when testing from different points. 


T. D. Spark, A. M. I. E. E. 
Whitehaven. 


-e 


LEGAL. 


MancoNrs WIRELESS TELEGRAPH Co. v. HAMILTON. 


THIS case was mentioned to Mr. Justice Astbury in the Chan- 
cery Division on Friday, June 25th. 

Mr. Hoce, K.C., said he had a motion on behalf of the 
plaintiffs to continue an injunction that was granted ex parte 
in the previous week by Mr. Justice P. O. Lawrence to re- 
strain the defendant from publishing certain documents con- 
trary to the terms of an agreement in writing entered into 
by him. Ап affidavit had been filed by the defendant, who 
now appeared in person. 

Mr. Justice AsrBUnY: I am interested in a company that 
used to be connected with the Marconi Co., but it is no longer 
connected with it, as far as I know. I do not know whether 
anyone objects to my hearing the motion. His Lordship 
asked the defendant whether he objected. 

Mr. HAMILTON said he had not had an opportunity of 
instructing counsel, but he had a written statement which 
he wished to submit, and which dealt with the matter his 
Lordship had raised. 

Mr. Justice Astbury was handed the statement, which 
he read and gave to Mr. Hogg. saving it might amuse 
as well as interest him. "There were statements in the letter 
which were wholly untrue as far as his Lordship was con- 
cerned, but in the circumstances the parties had better get 
another judge to hear the motion. 

Mr. Hogg read the letter, and said he appreciated what 
his Lordship said ; it did both amuse and interest. 

His Lorpsuif: There is a suggestion of guilt. and things 
of that kind, but it is absolutely false. There was a time 
when I had an interest in the American Marconi Co.. but 
I understand that has now ceased. 
about it. His Lordship asked the defendant if there was апу 
other judge in the Division that he happened to have an 
objection to. | 

Mr. НАМПТОХ said he had no objection to his Lordship 
hearing the motion. He wished to cast no reflection on his 
Lordship. The information in the letter was conveyed to him, 
and he thought he ought to show it to the judge. 

His LORDSHIP: After reading that letter, I shall decline to 
hear the motion. His Lordship said he would ask Mr. Justice 
P. O. Lewrence to hear the motion. and left the court to 
speak to that judge. On his return, he said Mr. Justice 
Lawrence would be pleased to hear the application '' nomin- 
ally ” for him. 

Later in the day Mr. Hogg renewed his application before 
Mr. Justice Lawrence. He read an affidavit in support of 
it, which stated the facts relating to the action which Mr. 
Hamilton brought against the company in 1913, when he 
recovered & sum of money. Later on he started fresh pro- 
ceedings, and as the company were anxious to get on with 
their business, in May last thev made the agreement with 


Mr. Hamilton which was the subject of the present applica- | 


tion. This agreement recited the facts that he had referred 
to. and there was the pavment of а sum of money, and a 
release of all claims bv the company or Mr. Isaacs against 
Mr. Hamilton, and a release by Mr. Hamilton. The latter 
was to discontinue the Isaacs action. and not to bring anv 
more actions, and there was to be a withdrawal of all charges. 
Paragraph 6 stated that Mr. Hamilton would not in апу 
way molest Mr. Isaacs nor interfere with or do anvthing 
prejudicial to the business of the company, and it was pro- 
vided that Mr. Hamilton was not to he prevented from enter- 
ing other service. At the same time Mr. Hamilten covenanted 
that he would not at any time directly or indirectly produce 
io апу person апу of the documents or correspondence con- 
nected with the action. The money, said counsel. was paid 
on May 3rd, and on the same day Mr. Hamilton wrete to 
the company asking them to emplov him.  Thev refused, 
and a correspondence followed in which Mr. Hamilton spoke 
of the necessity of putting his position right, and said he did 
not see how he could re-estahlish his reputation without 
making a public explanation of the whole matter, including 
the terms of the agreement of Mav 3rd. He said in another 
letter that he proposed to submit all the particulara to every 
member of the Marconi Co. 

Mr. Нлмттох told his Lordship that he had not broken 
the terms of the agreement, nor threatened to act in violation 


I do not know much 


of its terms, nor did he desire to act in that way. He suid 
he contended that under that agreement he had not under- 
taken not to disclose the documents, and he believed that 
he was entitled to do that so long as he did not go beyond 
the stipulations in the agreement. 

His LonRpsHIP: You are not to publish any of the docu- 
menís relating io the case. Will you give an undertaking 
until the trial of the action? . 

Mr. HAMILTON said there was a meeting of the shareholders 
of the company on Tuesday, when he wished to make ex- 
planations of the matter to the other shareholders. If he 
was debarred from doing that he could do nothing for twelve 
months. He asked to be allowed to read an affidavit he had 
prepared. 

Mr. HocG said from what he had seen of it, this affidavit 
referred to the very matters which were the subject of the 
ex parte injunction. 

Mr. HaMiLTON.: The application for the injunction was 
made in open court, and I wish to read my affidavit in open 
court. I have been charged with dishonourable conduct. No 
man ^ stand under that, and I trust doall I can to vindicate 
myself. 

His LonpsHiP: You аге not allowed to do that which you 
deliberately agreed not to do. 

Mr. HaMiLTON: I am a shareholder in the company, and 
as such I consider that the agreement was made with me 
and the other shareholders. I submit, therefore, that I am 
entitled to make explanations to the shareholders at the 
meeting on Tuesday. 

His LonpsHIP: I am afraid vou will find yourself in prison 
if vou disclose to anybody anv of the documents concerned 
in this matter, whether they are shareholders in the company 
or not. 

Mr. HaMiLTON : But I contend that no court in the world 
can debar me from clearing mv character. 

His LonpsuiP: I am not going to try the case on this 
He I am going to keep matters in statu quo for every- 

y. 

Mr. HaMILTON : Am T to understand that I am not to go 
to the meeting on Tuesday? 

His LorpsuHir: If you do go you are not to go counter to 
the agreement. 

Mr. HAMILTON : Shall I be unable to tell the shareholders — 

His LorpsHip: You would be well advised not to tell them 
anvthing. He asked if he would be willing to give an under- 
taking if there was a speedy trial of the action. 

Mr. HAMILTON said he would do so if he had an early 
opportunity of clearing his character. 

His LonpsHrP thereupon said that upon this undertaking 
he would order a speedy trial of the action, and gave liberty 
to a side to advance the hearing when the case was 
ready. 


OsRAM-HoBERTSON Dasr Works, l.Tb., v. THE PUBLIC TRUSTEE 
AND ANOTHER. 

IN the Chancery Division, on Tuesday, Sir Arthur Colefax, 
K.C., applied to Mr. Justice. Russell to take this case on 
Friday. He said the question to. be dealt with related to 
patents which were German-owned at the outbreak of war. 
and the Public Trustee's position was that the plaintiffs had 
got to make out their case. One of the difficulties of the case 
was that an important witness had to go abroad at the end 
of the week. 

His LonpsHir said it would be in the list for Friday morn- 
ing (to-day). 


WaLkINGTON. v. HOWARD ELECgRICAL Co. 


AT the Notts Assizes, Arthur Walkington, an electrical 
engineering traveller, of West Bridgford, was awarded 
£57 and costs against the Howard Electrical Co., of Notting- 
ham, for wrongful dismissal. Plaintiff's case was that he was 
engaged in February last vear as a traveller at £3 a week 
and commission, and he duly carried on until September. 
when he was dismissed without notice. He claimed three 
months’ notice. The defence was that he left of his own 
accord, and that he had drawn in advance of his commissions 
account by £63, but this was disputed. Judgment was en. 
tered. as stated. for two months’ salary with agreed com- 
mission. Sheíficld Telegraph. 


ELECTRICIANS AS COURT. ASSESSORS, 


In the City of London Court, on Monday, before Assistant 
Judge Jackson, Mr. Arthur Dunkley, trading as the City 
Electrical Plant Co., 31, Barbican, claimed £83 against Semco, 
Ltd., 19 and 20, High Street, Shoreditch, for electrical work 
done. There was a counter-claim for £04. Defendants said 
that the work was done so negligently and improperly that 
it was of less value to them than the amount claimed by £64. 
They also said they had suffered damage by the plaintiff's 
breach of contract to repair several motors, a ship's oscillat- 
ing fan, a 1-н.р. fan motor, &c. They alleged that the arna- 
ture and brush rocker tests were weak, the fields showed 
a dead earth, and workmanship was bad, and the wires used 
were faulty. The bearings had to be rewound and rebushed, 
the armature was so unskilfully repaired that it struck the 
pole pieces, and the motor ran badly for & short time. Scrap 
metal and lead wire were used instead of white metal lining, 
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and the bearings had to bo relined. An amended ccunter- 
claim was filed increasing the amount to £133. 

Mr. WALTER STEWART, plaintiff's counsel, said there was no 
justification whatever for the defendants’ counter-claim. 
There would be many electrical details to go into, and he 
wondered if the learned judge was familiar with such matters. 

The ASSISTANT JUDGE said he was quite ignorant of elec- 
trical affairs. 

Mr. STEWART said he found some difficulties, although he 
had had some practical experience. The counter-claim in- 
volved the consideration of an inmense amount of detail. 

The ASSISTANT JUDGE felt that the case ought to go before 
a man who thoroughly understood electrical business. 

Mr. SrEWART did not see how a judge, unassisted by an 
clectrical engineer as an assessor, could deal with the case. 

Mr. SaMUEL Duncan, defendants’ counsel, was not in favour 
of the principle of substituting experts for judges. There was 
bound to be & certain amount of technical evidence. 

The ASSISTANT JUDGE was sure of that. 

Mr. STEWART suggested that if there was any point on which 
the judge needed the services of an assessor, the parties would 
be quite willing that he should speak privately to some inde- 
pendent electrician. | 

The ASSISTANT JUDGE was sure it would be more satisfactory 
to refer the case to an electrical engineer. 

Mr. Stewart remarked that the counter-claim had been 
filed without regard to the well-known authority of Hadley 
v. Baxendale as to the remoteness of dumage. He could not 
trust an electrical engineer to arrive at an accurate conclusion 
as to the remoteness of damage. | | 

The ASSISTANT JUDGE offered to reserve all those questions. 
He would apply to the president of the Institution of Electrical 
Engineers to nominate someone. 

Mr. STEWART was anxious to minimise expense. Tt would 
be disastrous if the case ran on for days, as the assessor's fees 
might then come to more than the claim. 

The ASSISTANT JUDGE did not think a very eminent man 
was necessary. One wanted a thoroughly practical man who 
understood his business. He thought he could hit on someone 
who would not charge a heavy fee. 

Mr. STEWART suggested that they could reduce the scope 
of the reference. | 

The Assistant Jupae did not think that would help. It 
would only lengthen the case. 

Mr. Duncan: Short cuts generally involve the longest way 
round. 

The ASSISTANT JUDGE concurred, and said the case would 
he referred to an electrical engineer to be nominated by the 
Court. 


REVIEWS, 


Coal Mining and the Coal Miner. Ву Н. F. Breiman. Pp. 
338, 19 illustrations. London: Methuen & Co., Ltd. 
Price 158. net. 


This is really a delightful book; and coming at a time when 
most men's minds are more or less perturbed about the coal 
question, and the rights and wrongs of the miners’ claims, 
it is refreshing to read something devoid of exaggeration and 
prejudice. | ‚ 

The author has a life-long experience cf his subject, and 
throughout the book there runs a deep sympathetic feeling 
for the miner and his work. As he tells us in the preface: 
“ Having been a colliery manager and a director of colliery 
companies, and having lived for many years amongst the 
working miners, the writer knows and appreciates their work 
and their sterling qualities. Certainly they deserve to he 
well paid, well housed, and not overworked." On the other 
hand, "the book was written before the Coal Commission 
commenced its novel proceedings—and it тау perhaps serve 
as a useful corrective to some erroneous ideas which have 
arisen from the proceedings of the Coal Commission.” Had 
the book been written for this special object it could not have 
served its purpose better. 

The book is divided into some twenty chapters, dealing 
with labour in mines, wages, disputes, accidents, science and 
electricity in mining, the value and extent of our coal re 
sources, legislation, distillation. and the economical use of 
coal, investment of capital, rescue work, and last, but not 
least, miners’ houses are very fully dealt with. It mav he 
remembered that at the Coal Commission. Mr. Smillie said 
a lot about miners’ houses, and on this point Mr. Bulman 
fays in his preface: ''The ininers’ representatives on the 
Coal Commission did their best to create prejudice very 
unfairly against colliery owners, by blaming them for the 
bad housing of miners. The truth is that colliery owners, 
most of whom, it should be remembered, are small share- 
holders, have done more than most employers to provide 
houses for those they emplov. It was given in evidence 
hefore the Coal Commission that during the ten years 1904-14, 
there was spent in purchasing or in building, or in improving 
roiners’ houses in ham and Northumberland, £2,567,000.” 
In Chapter XX the question of houses is very fully dealt 


with. and illustrated with plans and photographs, which might 
be of considerable interest to some of the miners’ leaders, ав 
well as to the ordinary man in the street, who hears eo much 
on one side but eo very little on the other. 

Then with ergard to wages, we learn that the effect of 
the Minimum Wage Act has been to raise miners' wages by 
an amount variously estimated at £1,000,000 to £2,000,000 a 
year. Coal hewers in County Durham were earning eight 
shillings a shift of seven hours in the year 1913, or working 
full time of eleven days a fortnight, a hewer could earn 
£4 8s., or £2 4s. per week. Working full time, his hours of 
work are 77 hours in the fortnight. Thus his working hours 
amount to 23 per cent. of the total hours in а fortnight, and 
for 77 per cent. of his time he is free to do as he likes." Jn 
1918 wages had risen to over £4 per week for the highest-paid 
class as & minimum, and have continued to rise ever since 
with the price of coal Оп the other side, dealing with 
capital, the author shows that the yield in profit to the 
shareholder is about the least in any industry, and puts it 
at about 5 per cent. The estimated cost of producing 
192,000,000 tons of coal during the vear ending July 16th, 
1920, which has been supplied by the Government to the 
House of Commons, allows for labour £210,250,000, and for 
owners’ profits £12,500,000, out of a total cost under all heads 
of £281,250,000. According to these figures labour gets 74.7 
per cent. of the total cost, and capital only 4.4 per cent." 
We might go on making interesting extracts from other parts 
of the work, especially those dealing with the miner and 
his work." and “trade unionism "; but not only would this 
be unfair to the author, we should in addition fail to give 
to the reader the. impression of truth and sincerity of the 
information given in its pages, the value of which cannot 
be estimated to those who are anxious to get at the real 
facts of this most interesting question. It is a book which 
we hope will be widely read and discussed. 


t 
The Principles Underlying Radio Communication. Radio 
Pamphlet No. 40 of the U.S. Army, Signal Corps. 
Washington : Government Printing Office. Price 55 cents. 


This is а very complete and taking little volume prepared 
by the Bureau of Standaras, under the direction of the chief 
signal officer of the U.S. Army, training section. It therefore 
has an official standing, and it would be unfortunate if it 
were otherwise than a praiseworthy production. With a 
few exceptions tne information contained ig sound und reliable. 
It is certainly worth much inore than the 55 cents for which 
copies can be obtained from the Government Printing Office 
at Washington, D.C. As stated in the preface, the book 
presents briefly the basic facts and principles of electro- 
magnetism and their application to radio communication. Tt 
is intended to suit students who have had very little mathe- 
matical training. Some 355 pages with 238 illustrations are 
comprised, and the book is thoroughly well got up. 

After a careful perusal of the book the reviewer is of 
opinion that some improvement could be effected in the 
method of treating the principles of electrostatics. The sub- 
ject is of considerable importance in radio work, but it is 
dismissed in'a comparatively brief section. For some reason 
magnetics are almost invariably dealt with in a much fuller 
way in books of instruction, magnetic lines of force and 
magnetic flux being quite adequately treated. There is no 
obvious reason why electric lines of strain and electric flux 
should not be just as fully explained. Some of the statements 
made show that the author or authors are imbued with many 
of the prevalent fallacies; thus, the upper regions of the 
atmosphere are definitely fairly good conductors" owing 
to ionisation., while clouds and other meteorological con- 
ditions ° would cause great variation in the sharpness of the 
conducting boundary. As in most American text books the 
electronic theory of currents is accepted as an indisputable 
fact. An explanation of the mechanism of radiation from an 
antenna on the moving lines of strain view is attempted, 
but is rather laboured and unconvincing. It is suggested by 
the reviewer that the method of explanation, though it тау 
apply with some degree of accuracy to effects taking place 


‚ bevond a quarter wave length radius from the oscillator or 


antenna. does not apply in its simple form within that dis- 
tance. The explanation of the mechanism of reception given 
is similarly unsatisfying. The cutting of an antenna һу a 
magnetic field does not convey an adequate idea of the drain- 
ing of energy from the parts of the dielectric medium within 
its reach. In section 159 buzzer transmission for short ranges 
is referred to, but it is very doubtful whether the scheme of 
buzzer transmission shown could be made to operate over 
any useful distances. The method shown depends on the 
charging of a minute condenser to a few volts. In practice 
it is very much better to shunt the buzzer coils and rely on 
breaking a considerable current which is caused to pass 
through the inductance coil of the oscillatory circuit. "The 
considerable magnetic energy then liberated starts the effec- 
nue oscillations and radiations. Exception could also be taken 
several of the statements and explanations referring to 
continuous wave apparatus. Whilst considerable improve- 
ment is possible in the character of the information contained, 
yet on the whole the book is а very creditable and valuable 
production.—J.E.T. | 
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NEW PATENTS APPLIED FOR, 1920. 
| (NOT YET PUBLISHED.) 


Compiled expressly for this journal by MkssRs. Ѕкктох-Јохкѕ, FIA. AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, M C. 1. 


16,016. “ Electrical accommodation. denoting cabinet," P. A. ‘Tillinghast. 
June 14th. 

16,034. '' Arrangements for coupling two alternating-current electric systems 
in parallel." Ateliers de Constructions Electriques du Nord et de l'Est. June 
14th. (France, January 22nd, 1914.) 

16,048. Connection boxes for electric. conductors.” J. M. L. Slater and 
R. Wightman. June 14th. : 

16.049. Inter communication telephones." Edison Swan Electric Co. and 
J. C. Wrighton. June 14th. 

16,050. *' Switch devices for telephone apparatus." Edison Suan Electric 
Co. and J. C. Wrighton. June 14th. 
16.051. Telephone apparatus.“ 

Wrighton. June 14th. 

16.054. Coil ignition apparatus for internal-combustion engines." D. A. V. 
Rist. June láth. 

16,064. '' Production of high unidirectional voltages from an alternating 
voltage. Siemens-Schuckertwerke, June 4th. (Germany, May loth, 1918.) 

16.066. Reduction of inductive effect of telegraphic currents." Siemens & 
Halske Akt. Ges. June Idth. (Germany, September 27th, 1918.) 

16,070. '' Telephone systems.“ Western) Electric Со. June Mth. (United 
States, June 14th, 1919.) 

16,094. ** Vacuum tube apparatus, and method of controlling same. Mar- 
coni's Wireless Telegraph Co. June 14th. (United States, June 14th, 1919.) 

16,095. * Radio transmitters." — Marconis Wireless Telegraph Co. June 
14th. (United States, June 14th, 1919.) ? 

16,106. * Suspension of electric traction wires.“ Metallurgique Electrique. 
June l4th. (France, February 19th, 1914.) 

16,128. *'' Electrical switches." F. А. Griffin. June loth. 

5 Electrical energy-distributing systems." J. W. Goodman. June 
th. 

16,154. High-frequency electrical. signalling systems.” 
Co. june loth. 

16,164. Vapour electric apparatus." — Westinghouse. Cooper. Hewitt Co. 
June loth. (Switzerland, June 20th, 1919.) ‚ 

16,170. *' Electric distribution systeme.“ British Thomson-Houston Co. 
(General Electric Co.). June loth. 

16,177. “ Transmitting and receiving circuits for wireless. telegraphy and 
telephony." А. K. Macrorie and G. Shearing. June Loth. 

16,183. Apparatus for directed wireless telegraphy and telephony." E. 
Bellini. June loth. (France, November 4th. 1910.) 

10,186. ''Obtaining increased light electrical effect in light electrical cells, 
&c." A. Sinding-Larsen. June loth. 

16.232. Electrical fuses." Н. E. Sutherland. June 16th. 

16.235. Sparking plugs." G. B. Sykes. June loth. 

16.257. Electrically-heated bed warmers, heaters, &с.” N. Hosgood. June 


Edison Swan Electric Co. and J. C. 


Western. Electric 


16,261. *'' Electrically-operated fuses for explosives.” E. E. V. Breil. June 
"Western. Electric Co. June 16th. (United 


16,274. Telephone systems." Automatic Telephone Manufacturing Co., P. 
T. Bates and R. Mercer. June. 16th. 

16.294. Apparatus for heating water by electricity." Luftfahrzeubau 
Schutte-Lanz. June 16th. 

16,310. '' Suppression of sparking at interruption. of conductors traversed by 
current," Siemens-Schuckertwerke. June 16th. (Germany, July th, 1915.) 

16.311. Sparkless disconnection of conductors. traversed by electric cur- 
rents." Sicmens-Schuckertwerke. June 16th. (Germany, October Yth, 1915.) 

16.312. Distribution devices for motor engines.“ J. А. C. Bois and E. V. 
Reno. June 16. (France, January 29th, 1914.) 

16,314. '' Electric-henting elements.“ Akt. Ges. Kummler & Matter. June 
loth, (Switzerland, June 16th, 1919.) 

16,328. ''Slip-rings for induction motors." T. Seisakusho. June 16th. 

16,309. “ Bow current-collectors in overhead. wire systems of electric. trac- 
tion." Brecknell, Munro & Rogers and А. M. Willis. June 17th. 

16,388. “ Electro-metallurgical process for manufacture of ductile bodies of 
high-tusing metals, &c."" E. Aoyagi. June 17th. 

16,399. **' Interrupter switch." R. Alkan. June 17th. (France, August 19th, 
1919.) 

16,403. '' Telephone transmitters.” M. Miessner. Inventions Corporation, 
June 17th. (United States, June 23rd, 1919.) 

16.404. “ Electrical signalling systems." L. de Forest. June 17th. (United 
States, March 13th.) 

16,407. *' Electric lamp-holders." F. A. P. Payne. June 17th. 

16,415. Generation of electrical oscillations.” British Thomson-Houston 
Co. June 17th. (United States, July 8th, 1919.) 

16,430. '' Vacuum-intensifier with glow cathode and auxiliary electrode.” 
Siemens & Halske Akt. Ges. June 17th. (Germany, May 3ist, 1916.) 

16.431. Starting of electric. arcs." Siemens & Halske Akt. Ges. June 
17th. (Germany, July 21st, 1919.) 

16,432. “ Arc lamps for searchlights, &.“ Siemens-Schuckertwerke. June 
l?th. (Germany, August 20th, 1917.) 

16,433. '' Vacuum rectifiers with rotating electric arc.’ 
werke. June 17th. (Germany, October 23rd, 1915.) 

16,577. brush-gear for dvnamo-electric. machines," J. Stone & Co. June 
17th. (United States, February 16th, 1917.) 

16.468. Automatic electrical magnetic cut-in and cut-out mechanisms," G. 
А. G. Knott and W. Oates. June 18th. 

16,485. ** Controllers for multiple electric circuits." Е. and N. R. Booth. 
June 18th. i 

16.499. Electro-mechanical change-speed gear." P. E. H. Malerme and 
К. E. Raynaud. June 18th. (France, June 20th, 1919.) 

16.501. “ Alternating-current systems.” Siemens-Schuckertwerke. June 18th. 
(Germany, December 20th, 1915.) 

16,514. Telephone instruments." S. A. Lazarus. June 18th. 

16,521. *'' Magnetic separators.” F. Krupp Akt. Ges. Grusonwerk. June 
18th. (Germany, July Lith, 1919.) 

16,525. '' Magnetic separators." F. Krupp Akt. Ges. Grusonwerk. June 
18th. (Germany, August 2nd, 1918.) 

16.547. Current leading-out device in magneto-lectric ignition apparatus 
for single-cylinder internal-combustion engines." Scintilla., June 18th. Swit- 
zerland, June 21st. 1912.) 

16,550. “Sparking plugs." C. Zorzi. June 18th. 
1918.) 

16.572. ''Charginit-apparatus for storage batteries.’ 
(Cutler-Hammer Manufacturing Co.). June lth. 

16.573. Spark plug." Plunkett Energising Spark Plug Corporation. June 
18th. (United States, August ЗІМ, 1918.) | i . 

16.576. Electrodes.” J. К. Forshee, June 18th. (United States, March 
18th.) 


*  Stemens-Schuckert- 


(Italy, August 28th, 


' Igranic Electric Co. 


LI 


16,585. "Interrupting powerful electric currents." А. M. Taylor. June 


]Bth. 
16,594. *'' Device for cleaning sparking plugs." J. H. Wood. June 19th. 


16,606. '' Production of electrical uscillations by thermionic valves.” N. 


Lea and Radio Communication Co. June 19th. 
16,618. ** Push-button switches." V. T. Obrstrom. June 19th. 


16,030. “ Balancing-device for commutators of electric machines.’ 
Schuckertwerke. June 19th. (Germany, June 27th, 1914.) 


* 


16,631. Dynamo. electric machines." Siemens-Schuckettwerke. June 19th. 


(Germany, November loch, 1914.) 

16.632. '* Electric driving ef ship propellers.” 
June 19th. (Germany, August Ist, 1916.) 

16,633. * Self-starting induction motors.“ 
1th. (Germany, January 29th, 1918.) 

16,536. *'' Electric cables.“ L. R. Lee. June 19th. 

16,042. *' Employment of telephone receivers in electric transmission receiv- 
ing «саи» comprising thermionic valves," Soc. Francaise Radtu-Electrique. 
June 19th. 

16.644. Magnetic work holders," II. Graf-Buchler and O. Coradi. June 
19th, (Switzerland, June 19th, 1919.) 


5icimmenms-Schuckertwerke- 


* — Siemens-Schuckertwerke, june 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abrkiged, and all subsequent proceedings will be taken. 


1917. 

14.796. Dirative wireless telegraphy" — E. R Clarke. October 12th, 
1917. (Complete specification accepted, February 4th, 1920. Patent sealed, 
February dth, 1920.) (143,550.) 

1918. 

2,656. '' Electrical. transmision, particularly applicable to radio-telegraphy 
and telephony." I.. Levy. August dth, 1917. (143,553) 

21.278. Systems for driving hoists, rolling mills, and electric locomotives.” 
Vickers, Lid., C. F. Macknes» and H. H. Broughton. December lth, 1918. 
(143,958.) 

1919. po 

3.280. '' Electrode and fastener for electro-medical appliances.” E. E. 
Greville and F. W. Read, February IIth. 1919. (143,593.) 

4.20. Electrical plug-and-socket switches.” J. A. Crabtree. 
20th, 1919. 1143.099.) i 

4391. '* Multi-speed dynamo-electric machines." F. Creedy. February 20th, 
1919. (143, 600.) 

4.586. Ignition magnetos.“ E. €. R. Marks (Splitdorf Electrical Co.). 
February 24th, 1919. (143,014.) 

4.622. Electrodes for electrolytic recovery of metals from solutions.” H. 
Wade (Central Mining and Investment Corporation). February 24th, 1919. 
(143,019.) 

4.023. Electrolytic recovery of metals from their solutions." H. Wade 
(Central Mining and Investment Corporation). February 24th, 1919. (143.620.) 

4.719. Winding-machines for electrical coils and. the like.“ H. Wade 
(Universal Winding Co.). February 2oth, 1919. (143,024.) 

4.751. Electric selective. signalling." Western Electric Co. (Western 
Electric Co.). February 26th, 1919. (148,625.) 

4,832. *' Electric discharge devices," British Thomson-Houston Co. (General 
Electric Co.). February 26th, 1919. (143,030.) А 

4,940. “ Protective devices for electric circuits." British. Thomson-Houston 
Co. (General Electric Co.). February 27ih, 1919. (143,696.) 

7,636. '' Processes and apparatus for sherardising." 5. О. Cowper-Coles. 
March 26th, 1919. (143,674.) 

7.766. Electric lamps." J. Н. Hall. March 28th, 1919. (143,676.) 

7.764. Winding machine for covering straight lengths of wire or rods." 
Il. B. Blaiberg. March 28th, 1919. 143.677.) 

8. 87 3. Electrode holder. for use in els trice cutting and welding." E. C. 
К. Marks (Electric Are Cutting & Welding Co). April 8th, 1919. (143,685.) 

10,319. Sparking plugs.” II. Singleton-Griesbach. April 24th, 1919. 
(143, 693.) 

10,268. Galvanic batteries,“ G. & J. Oldham. pril 24th, 1919. (Cog- 
nate application 11.206,19.) 043,695.) 

11.978. Electric liquid-heaters." G. P. Watson, J. K. Greenhill, H. B. C. 
Pollard. May l3th, 1919. (143.704.) 

13,510. '' Electron valves." Connecticut Telephone & Electric Co. August 
Sth, 1918. (130,965.) 

13.812. Electrical generators or dennis.“ R. T. Norton. 
1919. (143.720.) 

15.439. “ Control for electric furnaces and the tike.” British. Thomson- 
Houston Co. (General Electric Coy. June Vth, 1919. (143.737) 

17.488. Self-repulating dyunames.“ W. R. Smith. July llth, 1919. (Addi- 
tion to 131,978.) (143,790.) 

19,353. “ Electric-piug connectors and lamp-holders." W. Tle, August 6th, 
1919. (143.759.) 

23,270. *' Electrically-driven talking-machines." J. S. Bradshaw. September 
Rnd, 1919. 4143,779.) 

23.637. Means for detecting unauthorie «f. use of. incandescent clectric 
lamps." A. Ре. August 28th, 1918. (EX3,051.) 

27,397. Electric switches.” British. Thomson-Houston. Co, and H. Trech- 
man. November 6th, 1919. (143.795.) 

28,265. '' Appliances for regulating the hardness. of Rontgen-ray tubes.” 
Н. F. Eiken. November IAth. 1919. 148,797.) 

32.346. Electrical circuit controllers." Е. Bechoff. December 24th, 1919. 
(143,806.) 

32.693. *'' Electrical toy motors.“ M. V. O'leary: December 30th, 1918. 
(Divided application on 141.105.) (143,807.) 


February 


May Slot, 


Rain Making.— Mr. Balsillie's report of his rain-making 
experiments at Hopetoun (Vic.), and his frank admission that he 
was unable to make rain, have raised doubts whether it is 
worth the Federal Government's while to continue the expendi- 
ture of money in experimenting any further. According to the 
Sydney Daily Telegraph, the Minister for Defence has stated that 
the operation of a rainfall stimulation station in a district had 
apparently, in every instance. coincided with a more than average 
amount of rainfall in the district for the period of working. 
Increased rainfall was of such vital importance to Australia 
generally, that it had been decided to continue for a time the. 
operation of the two existing stations. The Melbourne Age cites. 
expert opinion to the effect that no useful result has been attained. _ 
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А GREAT GERMAN ELECTRICAL 


SYNDICATE. 


IT is comprehensible that just as manufacturers in each 
branch of industry in this country loyally co-operated with 
each other during the years of war, so in Germany and 
other countries concerned was a similar mutuality of 
interests recognised by the producing works in those 
countries. It is, however, not so well known that some of 
the lessons of the war and the probable results of the 


Treaty of Peace have been so thoroughly learned by German 
electrical firms, that their relations have been materially 
strengthened since the Armistice, with the object not only 
of conducting business in the inland market with a degree 
of competition that is less than in former periods of peace 
—even if there is to be any rivalry whatever in the home 
market in the future—but also of promoting the export 
trade on a scale larger than that which prevailed in 1913. 
Rightly or wrongly, it is claimed for the German electrical 
industry that its total production seven years ago was 
greater than the combined output of all other electrical 
firms in the whole of the rest of Europe. This claim is 
based upon the development due to the expansion of both 
the big firms and those of lesser importance in their indi- 
vidual capacity, but times have changed, and the firms have 
changed with them, and are adapting themselves to present 
and future conditions for the re-assertion, if possible, of 
their position in the markets of the world. 

No shadow of doubt exists on this question, judging 
from the proceedings at the second general meeting which 
has just been held in Berlin of the Central Syndicate of the 
Electrotechnical Industry (Zentral Verband der Elektro- 
technischen Industrie), which comprises a membership of 
988 firms, employing approximately 240,000 workers and 
official. These figures are so large as te lead to the 
assumption that most of the electrical firms in 
that country have joined the syndicate, which, 
while not exercising any control over the production of the 
members individually, has a regulating influence on prices 
in the home market. It is uncertain whether the activity 
of the syndicate will also apply to export prices, although it 
seems as if these will also be brought within its sco ; 
otherwise the statement would not be made that the impor- 
tance of the Teutonic production, as a whole, will ensure 
German firms a joint influence in the development of the 
world's market, prices in the long run, and that as a united 
branch the electrical industry is very probably able to 
co-determine the foreign market at the present time. As 
far ав concerns the trade transacted since the Armistice, it 
was asserted at the meeting that the exporte of electrical 
manufactures in 1919 represented 25 per cent. of the 
quantity in 1913, while the quantity has risen to the 
equivalent of 40 per cent. in the months of the present year. 
It is impossible to say whether these figures can be relied 
upon, as the publication of the official statistics has not yet 
been resumed or rendered available to the public. | 

The situation of the inland market was also discussed at, 
the meeting. It was mentioned that customers, particularly 
retailers, partly for speculative purposes, had given orders 
which were far in excess of the market’s capacity for absorp- 
tion, and this fact, and the difficulties experienced in pro- 
curing materials had induced makers to cover their 
requirements in raw materials by the placing of large orders. 
Ав these materials are now more abundant, producers are 
endeavouring to deliver as rapidly as possible and to com- 
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plete the orders, but on the other hand, customers are 
causing difficulties, many retailers, for instance, being 
financially too weak to accept delivery. "The circumstance 
of possessing large stocks of raw materials at former sale 
prices hampers the makers in reducing the prices of manu- 
factures, which, however, will not as а rule bring about 
an increase in the consumption in such critical times. In 
this connection it is contended that the Price Control 
Department maintained by the syndicate has only followed 
in а hesitating manner the general upward movement of 
prices in the past, the addition to pre-war prices having 
remained at 2,500 per cent. since March in the present 
ear. 

: The director’ of the Price Control Department, replying 
to attacks made on the price policy of the electrical 
industry—which were provoked by electrical attacks on the 
coal and iron and steel industries—submitted that it was 
impossible to exercise over electrical prices a control similar 
to that exercised by the Federation of the Iron and 
Steel Industry (the self-governing body created by the 
Government), owing to the multitude of electrical manu- 
factures, one catalogue alone comprising 2,100 pages. He 
also stated that it had been shown in the case of the 
federation that the producer members, workmen members, 
and merchant members, whose interests lie in the same 
direction, vote increases in the sale prices of iron and steel 
without further ceremony, and thus through their majority 
decisions over the consumer members, legalise prices which 
. associations of consumers would be able far more easily to 
contest in а free and open market, and not one controlled by 
the federation. The director admitted that the inland 
prices for electrica] manufactures are at present higher 
than the world's market prices, while the working expenses 
are mostly below the world's level. Iron and steel, for 
instance, are still slightly less in Germany than in foreign 
markets, coal is considerably lower, and the wages are 
lower, but copper апа other raw materials have to be 
calculated at the world's market quotations. Yet the 
average coste per unit of finished products are said to be 
higher than in other countries owing to the eight-hour day, 
reduced average output of the  workmen, frequent 
strikes, &c. 

It is unnecessary to refer to any of the other questions 
raised at the meeting. Quite enough, however, has been 
written to show that German industry now possesses а 
powerful commercial organisation, whereas a combination 
on such a large scale as in the present case was lacking 
before the great war. No doubt the promotion of the 
export trade will become a prominent plank in the syndi- 
cate’s programme. As a united branch," as one speaker 
declared and as previously mentioned, the electrical 
industry is very probably able to co-determine the foreign 
market at tlie present time.” It does not necessarily follow 
from this statement that the electrical industry is yet a 
united branch for the export trade, but it would not be 
surprising if the syndicate were expanded into such a com- 
bination in the near future. 


THE second interim report of the 
Water-Power Resources Committee, of 
which we give an abstract in this issue, 
puts forward definite recommendations for the establishment 
of a controlling Water Commission, to deal with the uses of 
water for all purposes (not only for power) in England and 
Wales. A Sub-Committee appointed in November, 1918, 
to deal with Irish water-powers is still investigating the 
subject. The Committee lays stress on the great import- 
ance of the conservation and use of our water resources, 
which have hitherto been neglected by the State ; the pro- 
posed Commission is to be placed under the Ministry of 
Health, but an Inter-departmental Water Committee is 
proposed to assist the Commission, on account of the 
variety of interests affected, and, in particular, it is suggested 
that either the Board of Trade or the Electricity Commis- 
sioners should be provided with powers and funds to 
promote the development of water-power. While the 
Electrieity Commissioners have their hands pretty full 


British 
Water- Power. 


already, we cannot think that any other authority or depart- 
ment would be better fitted than they to deal with this 
question to the national advantage ; inevitably the genera- 
tion, transmission, and utilisation of energy derived from 
water power will be carried out by electrical means, and 
will, therefore, come within their jurisdiction ; the same 
consideration applies to the use of water for condensing in 
steam-power stations, and while the interests of agriculture, 
fisheries, navigation, and potable water supply will be watched 
over by the Water Commission, with the assistance of an official 
of the appropriate department, we trust that the greatest care 
will be taken to prevent obstruction and delay due to internal 
friction between various Government departments. A wise 
dictatorship is preferable to divided counsels, and in our 
opinion the Electricity Commission, which, already possesses 
wide powers in connection with water-power for generating 
electricity, is the only body competent to deal with this 
branch of the subject. Any legislation that is proposed 
should be so devised as to facilitate to the utmost 1a use of 
water-power—which, it may be observed, need not, and 
should not, in апу way conflict with the later use of the 
water for agriculture, fisheries, or any other purpose. 

It is interesting to note that in the United States, where 
water-power in abundance is available, and where its 
national importance is fully realised, the Water Power Bill 
which recently received the overwhelming support of 
Congress was eventually defeated by the failure of the 
President to give his approval to it. The whole of the 
work will have to be done over again. We may be 
thankful that in this country, in spite of the politicians, the 
will of the people invariably prevails, and we need not fear 
a similar calamity. 


IN a letter which we publish to-day in 
| our ** Correspondence " columns, the весге- 
tery of the Society of Technical Engineers responds to our 
suggestion that some information might with advantage 
be given to the engineering world regarding the position in 
which the Society now stands. It is gratifying to learn that 
the foundations have now been completed and the constitu- 
tion settled, and that we may hope in the near future to be 
put in possession of full information regarding this new 
factor in the social structure, which, as Mr. Wyld remarks, 
has passed a long time in the embryonic state, and therefore, 
we trust, will be found to have developed into a highly 
efficient organism. Incidentally, the writer points out 
that, outside the electricity supply branch, Joint Industrial 
Councils have not been set up for the engineering manu- 
facturing industry, and that in any event they would not 
meet the needs of the technical staffs, who would not be 
represented on the Whitley Councils. As we remarked in 
our leaderette, the only case in which this difficulty has 
been solved is that of the power station engineers, who have 
their Joint Board, and we note with interest that the pro- 
visional executive council of the Society of Technical. 
Engineers is favourably disposed to the adoption of this 
system by other sections of the industry. ^ 

The “ Joint Boerl" scheme, in fact, appears to us to be 
the only practicable method of safeguarding the interesta of 
the technical staffs, who are at present in an anomalous 
position, being allied neither with the employers nor with 
the manual workers, and having no machinery for negotia- 
tion with either party. As we suggested, in the abeence of 
such Joint Boards, the Society of Technical Engineers 
appears to be the only organisation that is capable of serving 
the interests of the brain-workers, and it is interesting to 
learn that the Society, even provisionally, endorses the 
Joint Board system. | 

It will be observed that both Mr. Wyld and another 
correspondent who writes in support of the Society of Tech- 
nical Engineers, lay special emphasis on the fact that the 
staff officials constitute а third party in industry. This 
has only been recognised within recent years, and has not 
yet been brought home to the other two parties. The 
Society of Technical Engineers, therefore, has a practically 
untilled field to cultivate—a field of very wide area and of 
the first importance to British industry—and we shall 
look forward to the announcement of Ив proposals with 
keen interest, 
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THE INCORPORATED. MUNICIPAL ELECTRICAL ASSOCIATION. 


The Annual Convention at Ilkley. 


(Continued from page 9.) 


WHILE we have concluded our general report of the pro- 
ceedings at the Convention, and have little to add thereto, 
we think the accompanying snapshots may be of sufficient 
interest to justify their insertion. We had hoped to include 
a reproduction of the group taken by the official photo- 
grapher at Cartwright Hall, but we find that this 
photograph is not to be published. For most of the views 
we are again indebted to the courtesy of Mr. С. Н. 
Wordingham ; the remainder are our own. One of the 
noticeable features of - 
this Convention was 
the large number of 
visitors, including 
ladies, who took part 
in it ; some of these, 
who will be readily 
recognised, are seen 
in the first group of 
views, which will also 
give some idea of 
the sylvan charms of 
Wharfedale. The 
other illustration 
shows groups of mem- 
bers of the Conven- 
tion on various oc- 
casions and in divers 
kinds of conveyances. 
A word of praise 
should be recorded 
for the admirable or- 
ganisation of the proceedings as a whole, which reflected 
the greatest credit on those who had shared the burden of 
preparation, and whose duties were so efficiently performed 
—not excepting the Clerk of the Weather; and we are 
pleased to note that at the meeting of the Bradford Elec- 
tricity Committee on Friday last, a resolution of thanks 


“ Kindred Associations." A Corner of the Abbey. Interested Visitors. 
AT BOLTON ABBEY, 


Joint Electricity Authorities, who would necessarily repre- 
sent the companies as well as the local authorities within 
their areas. Under the existing constitution these officials 
would be excluded, and if, as seemed possible, he became 


` one of them, he would greatly regret to have to resign his 


membership. The Association had always been essentially 
municipal in character, but he thought a branch should be 
formed to include such officials ; otherwise a new association 
would come into existence. Obviously it would be 
highly regrettable 
that во. valuable a 
member as Mr. 
Proctor should find 
no place within the 
Association; and 
many other members 
will doubtless be 
affected in a similar 
way. 

Another question 
that was raised was 
that of admitting 
other electrical 
associations to par- 
ticipation in the 
Annual Convention. 


of the B. E. A. M. A., 
when acknowledging 
the compliment paid 
to that Association 
by inviting it to contribute a paper, expressed a wish 
that the Convention should be expanded во as to 
embrace all branches of the electrical industry, and 
the President, Mr. Roles, received the proposal very 
favourably, remarking that he had long thought they might 
be more catholic in that respect. Possibly we may yet see 


Headquarters, Ilkley. At the Phoenix Works. Starting fonSaltaire. At Baltaire. > 
At the Windsor. Off to Bolton Abbey. Leaving Cartwright Hall. 
AT ILKLEY AND BRADFOBD. 


was passed to a number of leading electrical and textile 
firms in Bradford, and the members of the Electricity 
Department's staff, for the facilities they afforded the dele- 
gates at the Convention. 
On tie occasion of the presentation to Mr. H. Faraday 
Proctor, he pointed out that, as a result of the operation of 
the national scheme, the Association would probably find it 
necessary or desirable to enlarge the scope of its member- 


ship, in order to provide for the admission of the officials of - 


developed out of the I.M.E.A. Convention a gigantic meet- 
ing of electrical men like that of the National Electric 
Light Association of the United States. 

Fortunately, as may be gathered from our report of the 
Convention, the I. M. E. A. is broad-minded and progressive, 
aud whatever form its constitution may take in the future 
we feel certain that i its Annual Convention will continue 
to be held, to the great satisfaction of those who are 
privileged to share in it.) 


Mr. I. V. Robinson, 
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Power Station Design in Relation to Thermai Efficiency. 
By I. V. ROBINSON, Wh.Sc., A.M Inst. C. E., M. I. Mech. E., 
British Electrical and Allied Manufacturers’ Association. 
(Abstract.) 
1.—1ксЁЕлзЕ IN RANGE ОР WORKING TEMPERATURES OF STEAM. 


To improve the thermodynamic efficiency of any heat engine 
we are guided by a fundamental law of thermodynamics to 
increase the initial temperature and lower the final tempera- 
ture of the steam. 

The upper temperature limit has been raised by gradual 
steps until now steam at 650 deg. F. to 700 deg. F. is in use 
in many stations with success. The final limit has not yet 
been reached, but progress must be slow. 

Pressures of 300 to 350 lb. are becoming usual for the 
larger stations, and units are now being constructed for higher 
pressures. Probably, in the near future, pressures of 500 lb. 
will be generally used with a total temperature, of 700 deg. 
to 750 deg. F. for large sets. 

At the same time, it must be remembered that an increase 
of pressure in itself decreases the thermal efficiency of a 
turbine for several reasons, thus :— 

(a) An increase in the steam density involves an increase 
in the losses in the н.р. end of the turbine by increasing the 
clearance losses in reaction and the disk and windage losses 
in impulse turbines. 

(b) With & constant initial temperature and, therefore, de- 
creasing superheat with increasing pressure, the steam loses 
its superheat sooner and becomes wetter, thereby decreasing 
the blade efficiency of the L.P. end. 

(c) With greater pressure and consequently greater avail- 
able heat drop, 1t 18 necessary to provide more stages or rows 
to maintain the same efficiency ratio, and this 1s not always 
possible within practicable limits. 

(d) Duminy leakage losses in reaction and diaphragm leak- 
age losses in impulse turbines increase as the pressure 1п- 
creases. 

Retaining a fixed initial temperature of 700 deg. an increase 
in pressure, by increasing the available heat drop. has a 
beneficial effect upon the turbine efficiency by reducing the 
volume of steam required for any duty. and so reducing the 
leaving losses from the last row of blades. 

In deciding upon a high steam pressure, the extra cost of 
the boiler plant, pipes, valves, and turbines must be con- 
sidered. In the steam turbine cast steel should he used for 
all parts subjected to temperatures of 500 deg. F. or above. 

Whilst considerable improvement has been made by using 
higher vacuum, there is naturally not so much scope as with 
the upper temperatures. With a natural supply of circulating 
water from river or sea in the North, at a temperature of. 
«av, 55 deg. F., a vacuum of 29 in. can be obtained economi- 
cally. With cooled water a temperature of 75 deg. to 80 deg. 
can be obtained under the average atmospheric conditions. 
according to the rating and design of the towers, and with 
this a vacuum of 28 in. is economical. In some cases. where 
water at 50 deg. F. can be obtained, а vacuum of 29.1 in. 
has been used. Beyond this vacuum, corresponding to a 
bottom temperature of 76 deg. F., no considerable progress 
towards lower temperatures can be made. 

Owing to the difficulty of providing sufficient area through 
the last row of blades for turbines working with a hich 
vacuum, the relative turbine efficiency is usually lower with 
high vacua. With all high-vacua turbines the kinetic energv 
carried away by the steam. after leaving the last row of 
blades (usually called the “leaving loss") is a considerable 
proportion of the total losses. An increase from 28 in. to 
20 in. vacuum doubles the volume of steam at the exhaust. 
and with the вате blading would increase the leaving losses 
fourfold. By providing higher blades in the last row the 
area is increased considerably, but still it is almost impossible 

to provide such area as is required to keep the leaving losses 
at the 28-in. figure. Higher vacua, therefore, reduce the 
relative thermal efficiency of the turbine, but effect an over-all 
improvement in the steam consumption. 

In determining upon the use of a hich vacuum full con- 
sideration must he given to the cost of obtaining it. expressed 

both in capital charges on more expensive plant and increased 
operating costs due to larger pumps. 


9.—SaviNG or T.OW-GRADE HrarT. 


Some progress has been made with this problem in two 
directions :— 

(a) Bv heating the condensate to comparatively high tem- 
peratures, using steam tapped from the main turbine, and 

() By reheating the steam after nartial exnansion in the 
turbine until the original superheat is restored. 

Considerable progress has heen made in the direction of 
hicher feed heating, and a good caca ean he made out for 
raising the temperature to 150 deg. F. for the average boile» 
house with economiser and to 300 dec. F. if suitable arrange- 
ments are made to ntiliee the heat in the flue gases to heat 
the air supplied to the furnaces. The heat carried awav hv 
the circulatine water is approximately 1.000 BTR. H. ner lb. 
of steam condensed. Tf steam he abstracted from the tur- 
hne at a suitable point (or points) and. used in 2 surface 
feed heater to heat the condensate coming from the main 
condenser, the latent heat of the steam so abstracted is re- 


turned to the boiler and not rejected to the circulating water. 
Assuming that 10 per cent. of the steam 18 withdrawn at 
suitable points, and that the condensate leaves the con- 
denser at 75 deg. F., its temperature would be raised about 
100 deg. in the surface heater and low -grade heat saved to 
the extent of 1,000 heat units per Ib. of tapped steam which 
would otherwise have been lost to the system. With about 
B per cent. of the total steam tapped the feed could be 
raised in temperature about 225 deg., giving a total tern pera- 
ture of 300 deg. F. 

Steam should not be tapped for heating until it has lost 
all its superheat, as it is most efficient in the turbine when 
auperheated, and is, in that condition, most ineflicient as a 
heating medium in a surface heater. 

The “effect upon the turbine ейїсїепсу is a slight improve- 
ment in spite of the fact that low-pressure blades in steam 
turbines are more efficient than high-pressure ones due to 
reduction of tip clearance losses or diaphragm leakage and 
disk or windage losses. Thus in the L.P. blades the indicated 
ellicieney may be 85 per cent., but at the н.р. end only 65 рег 
cent. to 70 per cent. As more steam has to be passed through 
the H.P. end to compensate for the steam abstracted before 
the L.P. blades are reached, there is some loss of efficiency, but 
most of this 1s regained by the resultant lower steam veloci- 
ties in the т.р. blades. With high-vacuum turbines, the 
leaving loss may amount to 3.0 per cent. of the av ailable heat 
drop of the turbine. If, as assumed previously, 23 per cent. 
of the steam 1з abstracted for feed heating, the velocity 1s 
reduced nearly proportionatelv, and the leaving losses, which 
varv as the «quare of the velocity, are reduced from 3.0 per 
cent. to about 1.8 per cent. 

For this reason the overall efficieney ratio of the turbine is 
slightly improved, but, of course, as the heat available for 
useful work in the turbine is reduced, an increased quantity 
of steam has to be supplied to the turbine. 

The flue gas temperature could be reduced even below the 
normal figure attained with feed water at 100 deg. F. by 
using the economiser, in a modified form, for heating the 
air supplied to the furnaces. As the air would enter this 
air heater at & low temperature the flue gases could be re- 
duced to a very low temperature and induced draught used. 
Such an air heater with flue gases and air on the two sides 
of the tubes would probably have to be much larger than 
the usual economiser to absorb an equal amount of heat. 

Instead of heating the feed entirely by tapped steam. tapped 
steam could be used to raise the temperature as high as 
needed and steam from auxiliaries used for the final heating. 

The second method of saving low-grade heat, re-heating 
the steam after partial expansion, has not yet been applied 
as a commercial proposition. Extensive experiments were 
made some years ago, but no permanent adoption of the 
principle resulted therefrom. The theoretical gains to be 
anticipated from reheating the steam have been developed 
very completely in an address recently given by Mr. W. M. 
Selvey before the I. E. E.“ Quoting from that address, it ap- 
pears that, starting with steam at a pressure of 500 lb. per 
sq. in. absolute, superheated to 688 deg. F., the best result 
is given bv two reheats to the same initial temperature af. 
pressures of 150 or 215 lh. absolute for the first reheat and 
4% or 50 lb. absolute for the second. 

The overall efficiency may be increased bv two reheats in 
the ratio of 39.37 to 37.76 per cent. Against this theoretical 
saving of 4.1 per cent. in the coal bill have to be set the 
annual charges on the extra cost of the inter-heaters and the 
cost of operation. It therefore appears very doubtful whether 
the application of reheating would be a commercial pro- 
position at present. Attention to feed heating by auxiliary 
and tapped steam from the turbine will repay attention much 
more than reheating. 

3.—SIZE OF GENERATING SETS. 

In considering the maximum size of generating sets the 
limiting factors are not concerned with the actual design and 
construction, but rather with the question of transport. Given 
the demand, there are no insuperable difficulties to prevent 
апу suitably equipped shops turning out a turbine for a normal 
output of 100,000 Kw. 

The maximum output varies inversely with the square of 
the speed, the vacuum (29 in.) and leaving losses (21 per cent.) 
remaining constant. The following outputs are obtainable 
at the speeds stated :— 


860 r.p.m. ... 100.000 k. W. 1.500 r. pm.. 33,000 K.W 
1,000 „ 74,000 „ 18.00 „ .. 22,900 „ 
1200 „ . . 52,000 „ 2,100 „ 12,800 „ 


Machines are now being built or are running for outputs 
of 10,000 kw, at 3,000 R. P. M. and 16.000 kw. at 9,400 R. p. u., 
but no machine is vet on order in this country for the output 
stated above for 1.500 R. P. M., the largest being 95,000 xw. 
In the United States a 45,000-KW. set is running at Detroit 
at а speed of 1.000 R. P. ur. 

The desirability of turbines of the maximum size is quite 
another matter. as is also the question whether there is any 
need for sets of outputs above, say, 30.000 Kw. normal. The 
two main considerations leading to the adoption of larger 
units are :— 

1. Reduced operating costs, 
consumption, and 

9. Reduced capital cost. 


|. * Evecrricat Review, February 6th, 1920, p. 187. 


the chief item being the steam 


LO ш Mw ка om 


i — дї ДР ДР 


Vol. 87. No. 2,224, JULY 9, 1920.] 


THE ELECTRICAL REVIEW. | 97 


The curve of steam consumption against normal capacity 
becomes very flat after an output of 20,000 to 25,000 KW., 
and in the present stage of the art of turbine design, there 
із no decided advantage in going beyond 30,000 xw. noi mal 
capacity. A very similar limit is reached when the question 
ls approached from the viewpoint of capital cost. Already 
rail transport 1s impossible with the larger portions of 15,000 
to J0,000-k W. sets, and the cost of road transport rises very 
rapidly with weight of parts handled. "The capital cost per 
kilowatt capacity will probably go on decreasing up to an 
output of, say, 30,000 KW. normal, but after that it will 
probably rise. 

When considered from the operating side it would appear 
that the limit is certainly not above 30,000 kilowatts, but, 
in all but a few stations, much below it. The maximum load 
&hould be carried by either two or three running sets, witli 
two extra sets, one under overhaul or repair and one spare. 
If the maximum demand is such that this principle would 
require the installation of sets of the maximum economical 
size (30,000 Kw.), then any increase in demand would be 
met by the installation of further units of this size. It would 
appear that the maximum number of large sets in a station 
should not exceed eight, carrying а load of 180,000 kw. If 
two such stations were comparatively close together and 
could be linked, a larger turbine might be justified. 

The 30,000-kw. turbines would run at 1,900 revolutions per 
minute, and whilst a station with eight of these machines 
would be. 1nore economical, it would not have much financial 
or thermal advantage over a station containing eight sets 
each of 10,000 Kw., which would run at 3,000 revolutions. 


4.—DnivE OF AUNILIARIES. 


In determining the method adopted for driving the various 
station auxiliaries, the points to be considered аге :— 

1. The main turbines musf not start non-condensing, and 

2. Each main unit should be self-contained as far as possible 
and not dependent upon any other plant for its continuity 
of running. | 

Examining the alternatives from the thermal efficiency 
standpoint, steam drive throughout appears advantageous pro- 
vided that all the exhausts can be led to a feed heater, but 
there is one objection. Many of the units are small, and the 
auxiliaries, engines, or turbines could not efficiently utilise 
the high pressure and highly superheated steam used for the 
inain eet. | 

The thermal etficiency of the small turbines or engines js, 
therefore, very low compared with the main turbine, and the 
game steam would probably generate double the power in 
the main turbine. However, whilst high therinal efficiency 
18 desirable, no method must be adopted which causes the 
main turbine to be started non-condensing. 

An all-electric drive appears to be necessary from the point 
of view of efliciency in a inodern high-pressure station, but 
power derived from the main set will not allow the set to 
start up condensing, as no power is available until it is up 
to speed. Separate condensing turbo-generators are quite satis- 
factory, and if exhausting into a feed heater are highly 
есеп. 

With a 25,000-Kw. main set а 1,000-ку. auxiliary set would 
provide all the power required unless there was a large 
demand for a cooling tower. If the small set exhausted at, 
sav, d lb. per sq. in. gauge into a surface feed-heater through 
which the condensate from the main set was passed as 
circulating water, the heat available would probably be sufti- 
"cient to raise its temperature by about 90 deg. to 100 deg., 
and thus reduce the number of tappings required on the 
main turbine. Thermally this 1s the most efficient. method 
of generating the auxiliary power, as by this means it is 
generated without rejecting any latent heat to the circulating 
water system. The cost of the plant is дие reasonable, and 
the saving in fuel considerable. 


5.— MAINTENANCE OF EFFICIENCY. 


Whilst the manufacturer usually thinks of the steam con- 
smuption guarantees as demonstrated (or not) on the official 
test, the purchaser’s interest is more lasting. It is the 
considered opinion of turbine builders that, as they cannot 
control the handling and operation of the machine after it 
has been taken over, they cannot be responsible for the steam 
constunption after that time. If called upon to give a 
guarantee of steam consumption during or at the end of the 
maintenance period certain stipulations are made, but the 
turbine builder endeavours to use such materials for the 
blades and nozzles as will withstand the scouring action of 
the steam for the maximum period. With this object in view 
many series of experiments have been made, and more are 
now being initiated to ascertain the most suitable material. 
It is proposed to insert blades made of various materials in 
turbines that have given trouble owing to blade erosion or 
corrosion. and observe. their condition from time to time. 
The materials being so tried include monel metal, phosphor 
bronze, mild steel, 3 per cent. nickel steel and stainless steel, 
Фе. In these cases the makers of the material are supplying 
it for the test free of charge. 

Generally speaking, erosion does not commence until the 
steam has lost its superheat and becomes wet, although cor- 
rosion due to acids in the steam will occur at anv part of 
the blade system. Erosion will naturally be greater the higher 
the steam velocity, and, therefore, the greater the heat drop 


per stage. Some deterioration in efficiency is bound to take 
place, but the extent of it is dependent upon the design. For 
moderate steam velocities and low-stressed blades standard 
70/30 turbine bronze 1з very satisfactory, and for higher 
stresses and velocities a 3 per cent. nickel steel is ue very 
largely and with success. The maintenance of efficiency 1s 
mainly dependent upon the condition of the blades, but 
there are other factors affecting it in & minor degree. If the 
shaft whips, the gland and diaphragm clearances, or in re- 
action turbines the tip clearances, will be increased, with an 
increase in steal consumption. 


6.—-CONDENSING PLANT. 


The whole art of condensing plant design as it is now known 
owes its existence to the turbine. In the old engine days a 
26-in. vacuum was all that an engine could really use, and in 
fact the author knows of a case where an exhaust control valve 
was fitted between engine and condenser to prevent too great 
a vacuum getting into the cylinder. With the development 
of the turbine the advantages of higher vacua were at once 
apparent, and condensers became more than the box of tubes 
which they had been considered. 

A good design of condenser allows the steam to spread over 
the whole length of tubes easily; reduces the drop in pressure 
from steam inlet to air pump suction to a minimum; works 
on the counter-current principle; and concentrates the cooled 
air at the air pump suction, the degree of cooling depending 
upon the relative sizes of the air pump and the condenser for 
their respective functions. | 

All condensers are now based upon the counter-current prin- 
ciple, and the chief dilferences between various designs are 
the arrangement of baffles and guides which distribute the 
steam over the cooling surfaces and lead the condensate and 
air to their respective exits. Purchasers have different ideas 
as to the merits of a comparatively large surface and a small 
quantity of circulating water or a smaller eurface and more 
water. The former combination increases the cost of the 
plant, but reduces operation costs, and the latter acts in the 
reverse direction. It is usually better to reduce operating 
costs at the expense of increased capital charges, particularly 
with the greater load factors under which the large sets in a 
power station now run. 

The rotary air pump has been developed almost entirely 
within the last 12 to 14 years. There are many forms in use 
at the present time, all using either a water jet ог а combina- 
tion of a water and steam jet. The chief claim made for all 

etypes using a steam jet is that all the energy in the steam 
used for the jet is conserved to the system, that not used for 
doing the actual work of discharging the air drawn from 
the condenser against a higher pressure being absorbed either 
direct in the condensate or in а surface feed-water heater. 
The same thermal claim has been made regarding the power 
used to circulate the water through the water jet, but the 
desire to reduce the number of working parts led engineers 
to devise means of doing away with this water jet. | 

Ав а result the steam jet ejector has been developed, and ie 
now in general use. These are always of the compound type, 
having two sets of steam jets operating in series, but in one 
arrangement there is an intermediate heater fitted between 
the two sets of jets. This results in a considerable saving of 
operating steam. Thus assuming that in the first jet five 
volumes of steam are required to remove one volume of air, 
the total volume to be removed in the second jet without inter- 
mediate condensation would be six, and sufficient steam 
would have to be supplied to handle this volume. When 
intermediate condensation is used, the volume delivered to the 
second jet is reduced by the elimination of the steam used 
in the first jet with a resulting saving of steam in the second 
jet. As with rotary air pumps using a steam jet, the heat in 
the steam used in the jets can be recovered by passing the 
condensate froin the main condenser through the intermediate 
heater and also through another heater for the steam from 
the second jet. 

The use of a surface heater for this purpose is preferable 
to leading the steam from the ejector into an open tank 
containing the condensate, as the latter method causes the 
condensate to become saturated with air. 

In all cases where steam is used direct for air-extracting 
purposes and the energy remaining in the steam absorbed аз 
heat in the condensate, there is one important point which 
should not be overlooked. Owing to the fact that the boiler 
efficiency is below 100 per cent., the raising of any eteam 
always involves certain boiler losses, which are expressed in 
increased fuel consumption and are not recovered in con- 
denzing the jet steam in the condensate. | 

The same argument may be used against steam-driven 
auxiliaries and in favour of electrie driving throughout. 


7.—FEED-WATER SYSTEM. 


А developinent which is coming very much to the front at 
the present is the ‘‘ closed ” feed-water system to prevent the 
condensate absorbing air en route from the condenser to the 
boiler. If steam could be obtained free from air, and no leak- 
age occurred, no air pump would be required. If air were 
then adinitted even in small quantities the condenser would 
eventually become air-drowned, and no vacuum would be 
obtained. An air pump of a certain capacity is fitted with the 
objecb of abstracting air at the rate it is entering the con- 
denser. If the volumetric capacity of the air extractor remains 
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constant, any alteration in the amount of air entering the 
condenser causes a corresponding alteration in the density of 
the air, во that the voluine abstracted remains constant, with 
a resulting alteration in vacuum. If, therefore, the amount 
of air entering the system can be reduced an increase of 
vacuum will follow with the same air extractor and circulating 
water. Leakage of air at the turbine glands should be now 
practically non-existent, and the air in the system has been 
reduced to that entering the boiler with the feed water. The 
condensate as it leaves the condenser contains the minimum 
possible amount of air, and should be passed through a closed 
meter, 1Ї one is required, and a surface feed-water heater, 
instead of being passed over a weir for measurement, and 
heated by means of special nozzles introducing exhaust steam 
below the water level in heating tanks. It can be discharged 
either direct to the feed pump suction or, if some flexibility 
is required, the extraction pump could discharge into a header 
with small connecting pipes to & surge tank, the feed pumps 
drawing from the same header. Whilst this may allow some 
air to be absorbed by the condensate it would be a great 
improvement over the usual open hotwell. 

The make-up feed water should be deaérated, and the 
method adopted depends on the quality of the water. II 
good, 1& may be introduced into the bottom of the condenser, 
cooling the air pump suction. It is then deaérated with the 
condensate. Or it may be passed through a special surface 
heater and be heated by some auxiliary exhaust steam if 
available. 

If it is of poor quality it should be passed through an 
evaporator and a condenser, and the pure water then intro- 
duced in either of the above ways, this method being pre- 
ferable to the use of any chemical water-purifying plant 
owing to the attention constantly required to adjust, the 
reagents to the water quality. 

8.—GUARANTEES AND TESTING. 

On account of the present high cost of coal and the higher 
load factor always given to the latest and most economical 
turbine in any power station, many, if not most, of the con- 
tracts for large turbo-alternators are placed on steam con- 
sumiptiou guarantees, The basis on which such guarantees аге 
given and the method of testing them are matters of great 
Importance, and often of financial iinportance to both parties 
to the contract. Опе basis of guarantees which has been 
adopted occasionally, but which is not satisfactory, 18 for the 
purchaser to specify a consumption under given conditions 
and state that he will рау a bonus for all reductions below 
this figure. The normal method of the contractor stating 
his consumption with a penalty or bonus should this figure, 
plus or minus a margin of 2.5 per cent., be exceeded or 
improved, is the standard, and is quite satisfactory. 

As a turbine is designed for the most economical output, 
and other loads cannot receive the same consideration from 
the designer, the guarantees should be given only on the 
most economical load, or if other load guarantees ure required, 
the same importance should not attach to them as to the most 
economical load. A true mean load guarantee meets this 
point and is calculated as the average of the following :— 

Consumption at 25 per cent. overload X 3. 

Consumption at full load (most economical load) х 4. 

Consumption at 4 load х 3. 

Consumption at 4 load X 2. 

With larger sets the half-load is not so important, and may 
be omitted. The multiplving factors may be varied to suit 
the prevailing load conditions obtaining in any power station. 

As to the amount of the penalty, turbine builders аге very 
loth to accept a penalty which would. fully compensate a 
purchaser for апу excess steam consumption, but are usually 
prepared to accept a reasonable penalty provided that a bonus 
is also offered. 

Penalty and bonus are reminders of the early days when 
the art of turbine design had not e to its present 
standard, and steam consumption guarantees, although given 
in good faith, would not be always obtained on test. There 
is now only a very remote chance that either penalty or 
bonus will be payable in connection wich a contract placed 
upon competitive tenders from responsible. manufactures, 

As to the method of testing, there are many accent 
opinions particularly regarding the duration of the tesi. The 
chief ditheultv with large sets is to provide a steady station 
loud, as a water load cannot be considered. Once а steady 
load and steam conditions are obtained an hour is cuite 
sufficient. 

One point regarding consumption tests which causes sanie 
discussion is the difficulty experienced. in such stations in 
reproducing for the test the steam conditions for which the 
turbine was ordered. Turbine. builders now ask that the 
margin of 24 per cent. be increased by an amount. equal to 
one-quarter of the total corrections, irrespective of direction, 
in excess of 5 per cent. 

9.—OvrPpALL THERMAL EFFICIENCY OF Powrr STATION. 

For all stations it 1s possible to obtain a Willans line con- 
necting fuel consumption and units generated per day.* This 
allows the fuel or heat consumption to be calculated for all 
daily load factors, and the actual consumption should be 
checked. against this regularly. On account of the varving 
calorific value of different fuels, it is far better to refer to 
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heat units per unit generated than to lb. of coal. Mr. Samuel 
Insull has stated that when the daily records from the Chicago 
stations show a heat consumption exceeding 30,000 British 
thermal units per unit generated he begins to inquire what 
In a modern power station with a daily 
to 50 per-cent. this figure is 


has gone wrong. 

load factor of 40 per cent. 

probably a good lead. 
10.—CONCLUSIONS. 


Reviewing the various points touched upon in this paper 
dealing with the unprovement of the therinal efficieney of a 
the following conclusions Sein to be 


large power station, 
reached :— 
1. That steam pressures of 350 lb. per sq. 


total stemu temperatures of 700 deg. F. dic: Gane suitable, 


and that these figures may soon be raised to 500 Ib. and 


750 deg. F. 


2. That vacua should be as high us possible, the vacuum 
above the water tern- 
above if the water 


temperature being about 21 deg. F. : 
perature at 80 deg. and about 26 аен. F. 
temperature be reduced to 55 deg. F. 


3. That heating the condensate by the use of steam tapped 
from the main turbine is desirable, and that the heating can, 
under certain conditions, be carried with advantage up to a 
by exhaust steam from auxiliaries 


temperature of 500 dep. F. 
us avallable. 

. That reheating of the steam after partial expansion in 
ine turbine does not promise an adequate return. 

5. That the manufacturer could, if called upon, design. and 
ea dm turbines and alternators for any size up to. 100,000 
KW., but at а very great expense. 

6. That the economical limit in size with a vacuum of 
29 in. and leaving losses limited to 24 ner cent. is probably 
1 30.0% KW., Which would run at 1.500 K. b. x1. 

That auxiliaries should be electricaliv driven, the power 
T obtained from an auxiliary turbine exhausting into 
a feed heater. 

S. That in comparing air-extracting systems due considera- 
tion must be given to the boiler losses incurred in raising 
«teat used in connection therewith. 

9. That a closed feed-water system should be adopted. 

10. That overall consumptions be exprsesed in British. ther- 
mal units per unit generated and not in lb. of coal. 

11. That а maximum consumption of 20,000 B.TH.U. per 
unit generated be the objective in large stations. 


DiscussioN. 

Mr. Roes, introducing the subject, referred to negotiations 
with the IB. E. A.M. A. which had taken place during the year 
and said that Mr. Robinson would put forward the manutac- 
turers' side ot the question; he hoped the inenibers would 
give the users’ side, and thus he ‘Ip to smooth away any ditti- 
culties that might exist. 

Mr. Ropixson explained that the paper was the outcome 
of an invitation. from the I. M. E. A. to the B.E.A.M.A. to 
provide a paper on the subject from the manufacturers’ point 
ol view; a questionnaire was addressed to all members of the 
latter Association who made turbine plant, and the paper 
represented the substance of the replies, though there was 
much matter which he had not been able to use. Ihe paper, 
therefore, did not represent his own views. He noticed that 
an article had appeared in the General Hlectrie Revicw * de- 
scribing a large power station, and that in many of its 
features the conclusions reached were identical with those 
appended to his paper. | 

Mr. А. Q. CanNEGIE (of Messrs C. A. Parsons & Co., Ltd.) 
said the new power station of the Neweastle-upon-Tyne Elec- 
thie Supply Co., Ltd., at Carville, had now been running 
at an inlet temperature of about 709 deg. F. for about four 
years. The increased temperature was found to produce 
certain strains on the blading, due to expansion effects brought 
about by change of load, but the further sub-division of the 
-hrouding strips on the blade tips completely got over this 
trouble. Their research department at Heaton works had 


.carried out а very complece investigation on the behaviour 


of different metals for blades under the actual conditions of 
temperature met with in steam turbines. One of the simplest 
tests for a blading material was that given by the Sankey ` 
machine (an alternating bend test in which the material was 
stressed bevond its elastic lumit in alternate directions until 
fracture occurred), A heavy. heating current was passed 
through the specimen to maintain it at the desired tempera- 
ture, Which was measured with a thermo couple. ЅапКкеу " 
tests showed that a number of materials were suitable for 
blade making, whose strength and toughness at turbine tem- 
peratures were perfectly satisfactory, even above 750 deg. F. 
The best of these materials were manganese copper contain- 
ing 3 to 4 per cent. of manganese, certain cupro-nickels, mild 
and 3 per cent. nickel steel, and monel metal; 70/30 brass 
was suitable only for the lower temperatures. Steel blades 
had the advantage of great strength, but were liable to cor- 
rosion and erosion to a much greater extent than some of 
the non-ferrous metals; monel metal had the strength of steel 
without being corrodible. Blade deterioration did not occur 
in reaction turbines except to a verv slight extent at the 
exhaust end, and even then it took place at the back of the 
blade, where it had no effect whatever on the efficiency of 


* See Exvectrican Review, June 18th, 
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: Manufacturers of reaction turbines took the 
grealest interest and pride in the eteam consumption of their 
machines long after the official tests had been completed. 
If would be а very good thing if etation engineers would 
repeat the official test, say once every year. The 10,000-kw., 
2,400-R.P.M. Parsons turbo-alternators at work at the Carville 
power etation were all built during the war; the first one was 
put into service in 1916, but it was not possible to carry out 
any official tests until November, 1919, the second machine 
installed being the first one to be tested. This machine (В?) 
had run from May, 1917, until November, 1919, a period of 24 
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1040 * LOWE ETE 
Fic. 1.—Теѕтв ON THREE Parsons TURBO-ALTERNATORS OF 
10,000 KW., 9,400 R.P.M., AT CARVILLE Power STATION. 


years. Tests had also been carried out on machines Nos. 
B4 and В5, B4 having been at work three months and B5 
one month before their respective tests. The results of these 
tests, which were carried out by the testing staff of the 
Newcastle Electric Supply Co., were shown in the diagram, 
fig. 1, the upper line being the guaranteed figures under 
contract «conditione, and the lower lines being the actual 
results obtained on the three machines tested. The test 
results lay so closely together that without referring to the 
distinguishing marks it was almost impossible to realise that 
three tests were shown. These figures showed remarkable 


STEAM CONSUMPTION LB. PER KW.H. 


LOAD IN 1000 KW. n 
Гіс. 2.—Trsts on 20,000-Kw. Parsons TURRO-ALTERNATOR 
AT CHICAGO. 


conformity of results, and clearly demonstrated that a good 
result with a reaction turbine was not due to chance. They 
also showed that the newest machine had no advantage over 
the machine which had done 24 years’ work, and that, there- 
fore, no deterioration in efficiency had taken place during 
this time. The first machine installed (Bl), which had been 
running 31 years, had still to be tested, as had also ВЗ, which 
had been running about 12 months, and he had absolutely no 
doubt but that the steam consumption points of these two 
machines would squeeze themselves modestly into line with 
those of the three machines shown on the diagram. The 
steam conditions usually obtaining at Carville were 250 lb. 
stop-valve pressure, 680/700 deg. F. temperature, and 29/29.1 
in. vacuum, the actual steam consumption at full load being 
between 9.9 and 10 lb. per kilowatt-hour. The Carville tur- 
bines did not by any means represent the best that could 


now be done by machines at their capacity and speed. A 
25, 00 0-KW. turbo-alternator was supplied by his company to 
the Fisk Street power station of the Commonwealth Edison 
Co. at Chicago in 1914; the diagram, fig. 2, showed the results 
of tests made in June, 1914, as well as in March, 1918. The 
figures lay quite snugly along the line, and а further test 
had been made within the last few months with the same 
result. British engineers would be proud to hear that this 
machine had proved the salvation of the power station at а 
time when certain American turbines had been playing at the 
unpleasant game of letting go." The use of fine tip clear- 
ances was avoided in modern renction turbines by the adoption 
of ‘‘end-tightened blading.” The radial clearance with this 
blading could be made-as large as desired, the usual figure 
being 3/16 to 3 in. Fig. 3 showed a turbine cylinder and 
shaft partially bladed; the blade bases, instead of being made 
flush with the surfaces of the cylinder and epindle, were 
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Fic. 3.—Parsons “* END-TIGHTENED " BLADING. 


extended up so as to form a continuous barrier, against 
which the shrouding on the blade tips could bear. The edge 
of the shrouding was thinned away to a fine edge, so as to 
reduce the rubbing surface to a minimum, and the whole of 
the shrouds were ground up into intimate contact with the 
projecting barriers, with the turbine at ав near its working 
temperature as possible. After grinding up, the shaft was 
lined off to a suitably fine running clearance, by fitting liners 
behind the thrust bearing. Figs. 4 and 5 showed a group of 
end-tightened blades with eerrated caulking pieces ready for 
insertion into the groove. The caulking piece was inserted 


Fig. 5.—Front View. 
Fids. 4 AND 5.—BLADE UNIT ASSEMBLED, BRAZED SOLID AT 
ROOTS AND SERRATED; AND LOCKING PIECE. 


Fig. 4.—Side View. 


at the end of the group, and driven into position in a cir- 
cumferential direction; the serrations in the spindle grooves 
were thus filled quite independently of the caulking, and 
the slight buckling of the caulking piece when driven up 
circumferentially, set up a very powerful side component or 
toggling action, which ensured a perfect lock, and was prac- 
tically independent of delicate workmanship. The turbine 
shaft was inaintained in position in an axial direction by 
means of its adjustable thrust bearing, which was of the 
pivoted-pad type, and the ehrouds on the blade tips could 
be adjusted to run with safety with an axial clearance ranging 
from 8 to 15 thousandths of an inch, depending on the size 
of the turbine. Even in the case of careless handling, which 
might possibly cause the projecting portion of the shroud to be 
ground away so as to destroy the efficiency of the packing, 
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the old shroud could be easily removed and replaced by & 
new one with but little loss of running time. 

Mr. W. M. SELVEY said that the author's explanation of 
the origin of the paper disarmed criticism; with most of the 
points put forward he was more or less in agreement. None 
of the results given in the paper showed an advance on those 
obtained ten years ago; the suggested standard of 90,000 
B.TH.U. per unit was reached a long time ago. Very great 
advances had been made in the generation of electricity 
because power stations were getting loads which enabled 
them to use plant of high efliciency. He agreed that no great 
benefit was to be derived frou interheating. There was no 
necessity to incur great expense on experimental plant, as 
the results could be closely foretold by caiculation. He agreed 
that sets of 100,000 kw. need not be considered; 30,000 to 
35,000 KW. was quite big enough. With regard to the mate- 
rials for blading, much money might be wasted on unneces- 
sary experiments; the materials in the boiler water were 
more inportant—foreign matter was the cause of blade 
erosion. The blades would be all right if they used clean 
water. The same was true of corrosion. He had met with 
only two examples of unsuitable materials for blades, and 
it was unnecessary to use these fancy metals; mild steel was 
quite suitable. They could not get all or even most of the air 
out of the water by the use of a closed-feed system, and it 
was unnecessary to waste money on it. With regard to the 
margins of 24 per cent. and 5 per cent. in testing, he saw 
no reason for theim; if they had to have margins of 3 or 4 per 
cent., tests were useless—they could calculate the efficiency 
from the design nearer than that. He heartily endorsed Mr. 
Carnegie's figures, the result of tests carried out by Mr. 
Fawsett; the accuracy of the tests showed that there was 
no necd for а margin. With regard to the 20,000 B.TH.U., 
which represented 17 per cent. efficiency, he said that 17,500 
was in sight; but were they to waste 80 per cent. of the 
heat energy for all time? They should look forward to 
utilising that 80 per cent.; he had shown that low-grade 
heat was applicable to many purposes. Engineers were work- 
ing ''too close to their job." There should be a public 
utility engineer to control the use of fuel for all purposes in 
an area, and responsible for getting the maximum value out 
of it—then they would get results. 

Mr. Lawson (Cole, Marchent & Morley) asked if it was 
possible to get perfect instruments. 

Mr. SELVEY, referring to his I. E. E. paper of 1914, said that 
he there showed how to secure an accuracy within J per cent. 
The instruments used were specially designed for accuracy. 

Dr. S. Z. DE FERRANTI said that the paper went to the root 
of electricity supply, dealing as it did with the all-important 
question of efficiency. He referred to Lord Moulton’s mis- 
leading statements with regard to the relative values of yas 
and electricity, and said that visions had а way of coming 
true, and stimulated others to work on lines leading to success 
and to the benetit of the community; ten years ago, in his 
I. E. E. presidential address, he had outlined the all-electric ”’ 
idea. With regard to the eflhiciency of power stations, he 
referred to the valuable and stimulating papers by Mr. Shaw 
and Mr, Selvey before the I.E.E., and said that with a few 
exceptions he agreed with Mr. Robinson on the technical 
facts. Linprovement could be effected in three ways: by in- 
erease of working temperature, by recuperating low-tempera- 
ture heat, and by increase 1n size of plant. The boiler house 
was largely responsible for failure to realise in normal work- 
ing the excellent results obtained on test. They should en- 
deavour to maintain the efficiency of boilers irrespective of 
the tine they had been in use, and the boilers and furnaces 
should be so designed that the stand-by losses were avoided. 
With higher steam pressures, ће" plant would be more costly 
to install and maintain. The best pressure was 500 Ib. per 
sq. in. The system of "bleeding " the turbine to heat the 
feed-water was very attractive, and saved 5 per cent. on 
paper, but it was disappointing in reality. But progressive 
feed heating effected a real thermal saving. He went into 
this fully in 1906. Degradation of temperature was fatal to 
economy, but progressive feed heating avoided degradation. 
The condensate was taken from the hot well and progressively 
heated by taking steam from different points of the turbine. 
The system had a high theoretical efficiency, and was being 
tried on two 20,000-K w. turbines on the North-East Coast. With 
the same turbines resuperheat was to be used on the lines 
which he applied long ago to a Vickers turbine. He believed 
that no saving was too trivial to be taken into account if they 
were going to supply electricity cheaply. As the result. of 
a great many experiments during the past 15 years they would 
soon have stations whieh would return on the switchboard 
98 per cent. or more of the energy in the fuel. There was no 
fundamental difficulty in realising that result commercially. 
Electricity would succeed. on its own merits—nothing could 
stop it; legislation was needed to put the electrical industry 
in order, and everything should be done along lines which 
would fit in with the use of electricity for everything. In 
his presidential address he had postulated a thermal efficiency 
of 25 per cent.; they were going rapidly in that direction. 
and had not reached a limit. Efficiencies would go up, and 
these visions would be realised. By obtaining this paper the 
Association had done the industry a great service. 

Mr. G. WILKINSON (Harrogate) said they had either to 
cheapen production or to raise the price of electricity. They 
ought to use part of that wasted 80 per cent. (of which they 


ought to be ashamed). As & solution of the difficulty he 
advocated the introduction into steam turbine stations of 
some form of internal combustion engine, which would effect 
an improvement of 10 to 15 per cent., and would materially 
change the commercial aspect of the question. The internal- 
combustion engine, it was true, was not yet made in large 
sizes, but the Germans had used oil engines up to 400 H.P. 
per cylinder; with three cylinders acting on one crank, and 
six cranks, they would get 7,200 H.r. in one set. Such 
engines forming up to 25 or 30 per cent. of the plant would 
provide sufficient boiling water for the boilers. The econo- 
miser was getting out of date; it was the weak spot in the 
boiler house, and if placed above the boilers was а eource 
of danger to the &tokers, besides adding to the cost of the 
buildings. Substituting a hot-air economiser, they would 
increase the boiler efficiency, and burn 50 or 100 per cent. 
more fuel efficiently, with mechanical draught, while a smaller 
boiler capacity would suflice. The condensing plant would 
be smaller and cheaper, less condensing water would be 
required, and the cost of electricity would be reduced, thus 
helping the country to make a rapid economic recovery. 

Mr. SwaLLOꝶ Ww (Messrs Richardsons, Westgarth & Co.) de- 
scribed the paper as a classic. With regard to the condensing 
plant, he agreed that electric driving was preferable for the 
auxiliaries, on the score of reliability and economy. In large 
installations his firm preferred to divide the puinping plant 
into two sections, each capable of dealing with the whole of 
the load. If a steam ejector were used in series with a water 
ejector, the combination used only three-quarters the steam 
required by a two-jet stemin pump, producing а YA-in, vacuum. 
The use of evaporators to provide pure water was not аз 
widely adopted in this country as it should be; where hard 
water was used there was continual boiler trouble, but by 
installing evaporators that trouble was done away with. 
The exhaust froin the feed pumps could be used for heating 
the evaporators. | 

Mr. F. Ayton (Ipswich) referred to the importance of pre- 
venting the corrosion of turbine blading; it was his experience 
that the corrosion took place when the turbine was standing, 
and could be stopped by removing the water vapour from 
the turbine casing by means of a daught of air. He doubted 
whether Mr. Wilkinson could burn inore coal of the quality 
now available, on any grate; where efliciency was wanted 
was at the coal pit—in cleaning the coal. An interesting 
report on the subject of power station design was submitted 
at the N. E. I. A. Convention last month; it was stated that 
pressures up to 1,000 Ib. per sq. in., and a maximum tempera- 
ture of 800 deg. F., were contemplated, but at present 300 lb. 
pressure and 700 deg. might be taken as the practical limits, 
and would require a high degree of operating skill. Smaller 
stations would not exceed 250 lb. and 000 deg. for some time 
to come. Real operating difficulties had been met with in 
connection with valves and fittings in the neighbourhood 
of 300 lb. pressure. The serious turbine breakdowns in 
America had all been in connection with the impulse type. 
The initial cause was whipping of the shaft, causing rubbing 
and heating, which increased the distortion. United States 
manufacturers had, therefore, changed the method of packing 
the diaphragms, putting the teeth on the shaft instead of 
on the diaphragm, and thus reducing the tendency to heat- 
ing the shaft in case of contact. 

Mr. Lea (Lea Recorder Co.), referring to the author's 
objection to passing the condensate over a weir, said that 
there was great diversity of opinion as to the cause of corro- 
sion, which had been known to take place where pure water 
was used, without a weir. He denied that falling over а 
weir appreciably aerated the water, but held that a great 
deal of air was absorbed in the open hot well. The condensate 
Was Not so pure as it was supposed to be, and the weir notch 
only added 2.5 per cent. to the air present in the water in 
the hot well. 

Mr. P. V. HUNTER emphasised the importance of small 
gains in efficiency, to which Dr. Ferranti had drawn attention. 
Nowadays load factors were high, and engineers ran their 
newest and most efficient plant on full load as many hours 
as possible; the station load factor had no bearing on that 
of the new plant, which was very high. The maximum ther- 
mal efficiency attainable if all the plant had no losses was 
35 or 36 per cent., but in practice only half that value was 
realised; hence à very small improvement in running efti- 
ciency was important, apart from changes in design. How 
could the low-temperature heat, now thrown away, be 
utilised? Possibly it could be employed to stimulate the 
growth of plants. It was common knowledge that a station 
designed on Dr. Ferranti's lines was being erected on the 
North-East Coast, using a pressure of 500 Jb. and a tem- 
perature of 700 deg. F. The steam would be reheated in 
two stages, and the condensate in three. The station was 
designed for a thermal efficiency of 244 per cent., and there 
was little doubt that that figure would be attamed. But 
it was only worth while with a station load factor of 80 per 
cent., owing to the cost of installation and attendance. 


Mr. Robinson, replying to the discussion, said that a 
special committee of the B.E.A.M.A. was considering the 
materials for blading, and trial blades were to be fitted in 
certain turbines that had given trouble. He had not sug- 
gested the total elimination of air from the feed water; the 
condensate contained the minimum amount of air, and the 
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closed feed system was intended to exclude additional air. 
He agreed with Mr. Selvey that tests could be carried out 
with an accuracy within 24 per cent., but in many stations 
the specified steam conditions could not be realised, and the 
necessary corrections sometimes amounted to 20 per cent.; 
if, then, the result fell 9 per cent. short of the guarantee 
the manufacturer was penalised! Hence the necessity of a 
margin. Progressive feed heating with small differences of 
temperature was the most economical method, but could not 
be fully carried out; he suggested four stages for a pressure of 
300 lb. He did not favour the idea of an internal combustion 
engine with 18 cylinders. He agreed that evaporators were 
desirable, but wae not convinced that weirs did not aerate the 
condensate. He doubted whether the gain due to bleeding 
turbines would compensate for the increased complication, 
and pointed out that reheating entailed losses. In conclusion, 
he expressed the desire of the B.E.A.M.A. to help the 
I.M.E.A. on the path of progress, and suggested that the 
Convention should be expanded to include all branches of 
the industry. | 

Mr. Roues, referring to the advisability of seeing questions 
from both sides, said he had long thought that they might 
be more catholic in admitting other branches of the electricity 
supply industry to the Convention. 


IMPROVEMENTS IN MOTOR-CARS: ELECTRIC 
LIGHTING AND STARTING. 


Bv F. H. HUTTON. 


THE opinions expressed on this subject in the Times of 
May 15th, while interesting, can hardly pass unchal- 
lenged ; probably they were not expected to do so. The 
writer of the article in question, apparently in all 
sincerity, puts forward the view that, because of the 
inexperience in electrical matters of the average motor- 
owner and the consequent apparent complication of the 
necessary apparatus, progress in this direction should 
be stopped, and a return should be made to paraffin 
and acetylene lamps and to the low-tension magneto. 
From the same point of view would he recommend, 
because the practice of wireless telegraphy necessitates 
a grasp of electrical matters and some study of the 
science by those who use it and have charge of tlie really 
complicated apparatus involved, that we should revert 
to the heliograph and semaphore? Undoubtedly in the 
latter cases the desired simplification is retained. Sim- 
plification in numberless other directions can be obtained 
by following out the same principles to their logical 
conclusion. If this idea were carried out as regards 
electric lighting and starting on cars in this country 
the natural result would be that other nations would 
progress while we receded, for there is no standing still 
in such matters—it is a case of going ahead or astern. 
The magneto industry itself furnishes an example of 
the danger of allowing other nations to acquire know- 
ledge and experience of manufacturing scientific ap- 
paratus while we go to sleep, for at the beginning of 
the war the experience of magneto manufacture in this 
country was practically nil, and it is to the everlasting 
credit of a few energetic firms that the enormous diffi- 
culties of initiating such an industry in wartime were 
overcome. 

The writer of the article truly remarks that it is 
self-evident that at the present moment electric light 
is the most popular illumination system for motor cars, 
and that its superficial advantages are too patent to 
admit of argument ; he contends, however, that the cost 
is too high, and that although the average motor-owner 
has acquired enough knowledge and experience to look 
after such things as valves, magneto. oarburetter, &c., 
he ''fears and mistrusts electric light and engine 
starters," Why the magneto should be placed among 
permissible apparatus while dynamos and motors are 
on the black list is not easy to understand, since manv 
more intricate problems are bound up in the former 
than in the latter. It is presumably a case of fami- 
liarity breeding confidence, and it is just this argument 
that it is wished to bring forward with regard to other 


electrical apparatus on cars. The civilised world is 
becoming more *‘ electrified ’’ every day; knowledge of 
electrical engineering is increasing on all sides and 
among all classes; electricity is used for lighting wher- 
ever a supply can be obtained; for the purpose of 
applying power to industry and domestic needs it is 
unrivalled; even for heating purposes, where the cost 
compares unfavourably with other methods, there is 
an insistent demand for it owing to the convenience 
and cleanliness which in the long run often outbalance 
the extra cost. With all this increasing knowledge of 
electrical engineering it will surely come about that the 
average motor-owner will soon acquire enough famili- 
arity with the subject to look after his electric lighting 
and starting system, especially when he has become 
aware of the enormous convenience which such systems 
confer. For it is not only in connection with lightmg 
and starting that electricity is found useful on a car. 
It is the most convenient means of sounding a horn; 
it is by far the most adaptable method of warming. the 
earburetter, and so allowing the use of inferior fuels; 
it is invaluable for an inspection lamp; it warms the 
driver's gloves and tle passenger's foot-muff ; pumps the 
tires; and it is ideal for heating the vuleaniser. Since 
all these advantages in addition to the benefits of all 
lights, both exterior and interior, and engine-starting 
are to be obtained for the small amount of mental 
exertion necessary 10 understand the elements of electri- 
city. how many people would wish to return to the 
miseries of fitful and inefficient paraffin and aeetylene 
lamps? 

On the argument of cost we have only to look across : 
the Atlantic, to the land of democratic motoring and 
cheap cars, where there is one motor vehicle to every 
14 inhabitants. In that country it would be about as 
easy now to sell a car without an electric lighting and 
starting svstem as a horse with only three legs, and, as 
a matter of fact, ever since the year 1917 over 99 per 
cent. of the cars have been so fitted. Even the humble 
Ford has had to follow suit. 

Ав regards reliability and the amount of attention 
required for electrical systems, the following extract 
from the ELECTRICAL. Review, giving the experience of 
a private owner in this country, may be of interest. 
In 1915 I purchased an American car fitted with 
electric lighting and an electric starter by secondary 
cells charged from а dynamo which could also be used 
as & motor. "This equipment has given me complete 
satisfaction over a period of nearly five years. Energy 
is provided for starting the engine from cold even in 
winter, for lighting seven lamps. for firing the engine, 
and for actuating the horn. Up to date the car has 
run some 9,000 miles, mostly on short journeys, and. 
the engine has never once been started by hand. The 
small mileage is due, of course, to the war, but the 
short journeys have meant very frequent engine start- 


ing and a consequent heavy tar on the batteries, but 


the three cells have stood up to the work, and haye not 
so far required any attention other than a little dis- 
tilled water once a month.” ` 

One wonders what this owner of a five-year-old car 
would remark if he were advised to go back to a car 
with paraffin side and tail lamps, with acetylene head. 
lights, and with low-tension magneto ignition ! 


Japanese Trade with India.—^ correspondent of The 
Times Trada Supplement states that Japanese competition in the 
Indian market seems likely to prove more serious than is generally 
realised. “So far as it has taken place at present it bears the 
appearance of being part of a studied plan, an essential feature of 
which seems to be to lull British traders into the fed ing that 
Japanese goods will always be of the cheap showy type for the 
bazaar trade. whilst at the same time a sound footing is being 
ohtained for future business in heavy electrical plant, rubber and 
chemical goods, cutlery and heavy metal producta. . . . 

Apart from the textile trade, regarding which such strenuous 
efforts are being made by Japan. the principal inroads into Indian 
trade by that country will be in connection with electric cables 
and accessories. plant and machinery, hardwaro, paper, cutlery, 
paints, chemicals, and haberdashery,” EE | 
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A PROPOSED IMPERIAL WIRELESS CHAIN. 


The Committee's Report. 


« 
THE IMxPBRAL WIRELESS COMMITTEE, of which Sir Henry 
Norman was chairman, and which wag appointed to prepare 
& complete scheme of Imperial wireless communication, issued 
ite report last week (Cmd. 777. Price 6d. net). 

The War Office presented to the committee a scheme calling 
for the construction of 22 main stations and 9З subeidiary 
stations, the total capital cost of which would be many mil- 
lions of pounds. The committee is of the opinion that the 
chief military and air force needs will be met by the scheme 
necessary for commercial requirements, and adopted the 
principle that if one of the fighting services should hereafter 
require subsidiary communication with a locality where little 
or Do commercial need exists, or is likely to arise, the station 
in such locality would be erected and maintained at the cost 
of the eervice requiring it. It would be unreasonable to 
handicap a commercial Imperial scheme with the cost of 
purely military needs of any kind. 

In summary form, the conclusions reached by the Com- 
mittee are as follows :— 

, Proposals for an Imperial wireless chain usually contemplate 
links of about 4,000 miles each—the distances, for instance, 
between England and India, and between India and Aus- 
tralia. For these distances all spark systems are obsolete, 
and the high-frequency alternator in its present state of 
development is costly, difficult to repair, and as yet insuffi- 
clently tested in prolonged operation. Therefore the arc 
system, the most widely used to-day for long-distance wire- 
lees communication, would have to be adopted. It is, how- 
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ever, impossible to say beforehand what power would be 
required at such ranges for a satisfactory commercial wireless 
service, which the mittee defines as a 24-hours a day 
service, not subject to frequent interruptions and repetitions, 
reliable, working at high speed, and of a capital cost and 
annual expenditure such that at rates low enough to attract 
a large traffic it might epeedily become self-supporting. 

No satisfactory commercial service, as thus defined, over 
even half the above range, is in existence anywhere at the 
present time. | 

The cost of a pair of stations in p and India, equipped 
in about two years with the smallest arcs likely to effect 
this communication, would be £615,000, and the annual 
charges £155,000. Yet no certainty could be felt that this 
power would be adequate, since no euch arc is working 
efficiently anywhere to-day under conditions enabling its 
efficiency to be judged, and it would be unwise to incur the 
cost of the larger arcs until acquainted with the results 
of the working of an arc of greater power than any hitherto 
constructed, ehortly to be in operation by the French Govern- 
ment.* Moreover, the possibility that the arc system is 
obsolescent must not be overlooked. The Committee con- 
cludes. therefore, that an Imperial wireless chain of 4,000- 
mile links bridged by arc transmission is, alike on technical 
and economic grounds, for the present inexpedient, and seeks 
another solution of the problem. 

This is found in the two complemental facts that the chief 
countries of the Empire can be connected, both commercially 
and strategically, by links of about 2.000 miles. and that the 
advance of wireless science has rendered it possible to produce 
wireless power sufficient for this range by the employment 
of thermionic valves. The current thus generated admits 
of the sharpest tuning, allowing the use of a large number of 
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contiguous wave-lengths, and it is particularly suitable for 
high-speed working. Important experiments in the design 
and construction of valves have been carried out at the Naval 
Signal School at Portsmouth, in high-speed signalling by the 
use of valves at the Army Signals Experimental Establish- 
ment at Woolwich, and at the Poet Office. The valve eystem 
is undoubtedly in the line of future development of wireless 
telegraphy, and it promises to cost less than the arc system 
to install and operate. 

A Post Office wireless service by arcs, sanctioned by the 
Cabinet last year, will shortly be in operation between Eng- 
land and Egypt. In the Committee's opinion this service 
should carry all the African traffic, through a new valve 
station near Nairobi, East Africa, and the ex-German etation 
at Windhuk, South Africa, the latter being transformable at 
slight expense into an efficient valve station. For the Indian, 
Far Eastern, and Australian service it is propoesd that valve 
stations should be erected in England, near Cairo in Egypt, 
in India, at Singapore, at Hong-Hong, and on the north or 
west coast of Australia. | 

The Imperial wireless scheme recommended is shown in 
the accompanying map. The Committee is of opinion that 
by this procedure official, commercial, and Press traffic will 
be carried reliably, e and economically, and that 
essential strategic needs will be met. 

Communication between England and Canada can be 

secured by eimilar valve stations in each country, but this 
highly desirable service must be decided upon by conference 
between the British and Dominion 
authorities. A satisfactory commercial 
service between Western Canada and 
Australia is regarded as of such extreme 
difficulty at the present stage of develop- 
ment as to be beyond practical con- 
sideration. 
The capital cost of the scheme out- 
lined above is estimated at 41, 243,00 0. 
of which £853,000 would be payable by 
the Imperial Government. The annual 
charges, including interest on capital at 
64 per cent., and complete amortisation 
of all plant and buildings within a pro- 
per period, are estimated at £425,000, 
of which £968,000 would fall upon the 
Imperial Government. The total esti- 
mated annual traffic for the whole ser- 
vice would be about 10,000,000 words, 
producing & revenue of £325,000, of 
which £205,000 would be receivable by 
the Imperial Government. 

On balance, the opening years would 
show an annual loss of about £100,000, 
of which £63,000 would be payable by 
the Imperial Government, £4,000 by the 
Indian Government, £20,000 by the 
Australian Government, and £18,000 by 
the South African Government. The 
Committee is of opinion that this initial loss 18 less than might 
have been expected; that its proposals represent the quickest 
method, consistent with the greatest economy, by which a 
satisfactory Imperial service, embodying the latest scientific 
progress, can be secured; that these losses will decrease year 
by year, and will be turned into a profit in ten years; and 
that in any case the loss may be regarded as negligible in com- 
parison with the Imperial benefits conferred. | 

The chain of stations, at least three-quarters of the material 
of which would be supplied by commercial manufacturing 
firms, should be completed in two years after the issue of 
the plans and specifications. 

The practical procedure to give effect to the Committee's 
recommendations would be the creation of a Wireless Com- 
mission of about four members to plan the stations as units, 
in accordance with modern wireless science, in order to secure 
the necessary correlation of all the constituent factors. This 
Commission would presumably be no longer required when 
the stations were completed. The Committee proposes that 
the construction of the stations to the plans furnished by 
the Commission should be entrusted to the engineering de- 
partment of the Post Office, which possesses the organisation 
and experience necessary to the satisfactory execution of this 
work, and to the corresponding overseas authorities. 

The Committee has examined, as requested, the proposals 
submitted to the Government by the Marconi Co.* It finds 
these too vague to admit of detailed comment, but so far as 
16 can judge the scheme it то to be of а scope and 
magnitude so great, and involving such heavy capital and 
annual expense, that even if it carried the whole of the 
traffic handled to-day by all the cable companies serving the 
same regions. it could only be remunerative, if at all, bv 
duplicating the Postmaster-General’s system of inland and 
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continental telegraphy, and by competing with the State 
telegraph systems of the various overseas Governments. It 


is further of opinion that if fully carried out it would be - 


prejudicial to the interests of free wireless research and 
independent development. | 

Upon the technical side of the proposals the information 
given affords no basis for judgment, but the Committee does 
not accept the statement that an Imperial service can be 
satisfactorily carried out only by the use of a particular patent 
owned by the company. 

On the other hand, the Committee is of opinion that of 
Imperial wireless traffic were carried out by the State, long- 
distance wireless traffic with foreign countries might properly 
be left, under suitable conditions, to the commercial com- 
panies. Both services would profit by this healthy competi- 
tion. 

The considerations and arguments upon which the above 
conclusions are based are set forth in detail in the report. 


LEGAL. 


SPENCER v. ÁDAMS. | 


In the City of London Court, on June 29th, Mr. George Н. 
Spencer, Tufnell Park Road, sued Mr. Maurice Adams, Bed- 
ford Park, for £15 19s. 10d. for installing the electric light 
at premises at Hounslow and Ruislip. Plaintiff said that the 
work came altogether to £30, and he had been paid half on 
account. He admitted in cross- examination that he gave the 
estimate to Maurice Adams Concrete Construction Co., Ltd., 
Fore Street, of which the defendant was the E Pe direc- 
tor, but he was not suing the company because he di 

think they were hable. 

Mr. CosTELLO, defendant's counsel, said the company gave 
the orders and paid the sum mentioned on account. All the 
documents showed that the company were the people with 
whom the plaintiff dealt and not Mr. Adams personally. 

Assistant Judge JACKSON was afraid the plaintiff had made 
a mistake. Why had the company no$ paid instead of allow- 
ing the defendant to be sued? 

Mr. CosTELLO said unfortunately the company was in liqui- 
dation. This was the whole of the trouble. 

Assistant Judge JACKSON said it was very hard on the plain- 
tiff that he had fitted up the De nominated by the 
defendant's company, and he had not been paid. 

Mr. CosrELLO replied it would also be hard on Mr. Adams 
if he had to pay the debts of the company. 

Assistant Judge JACKSON ayreed, and said he did not think 
the defendant was personally liable. Judgment for him with 
costa. 


GERMAN LAMP PATENTS. 


Before Mr. Justice Russell, in the Chancery Division, on 
Friday, July 2nd, an action wae tried in which the Osram- 
Robertson Lamp Works, Ltd., asked for & declaration that 
they were the beneficial owners of letters patent Nos. 2284 
of 1912, 15360 of 1913, and 19729 of 1914, the latter granted 
to the Public Trustee, and the two former vested in the 
Public Trustee by an order of the Board of Trade of October 
30th, 1918, and that they were entitled to have the letters 
patent transferred to them. The Public Trustee and the 
Deutsche Gasgluhlicht Aktiengesellschaft, of Berlin, were cited 
as the defendante. 

Sir Arthur Colefax, K.C., and Mr. Austin Cartmell ap- 
peared for the Public Trustee as the custodian of the letters 
patent; and Mr. J. Hunter Gray, K.C., and Mr. James White- 
head, for the plaintiffs. 

The letters patent related to improvements in connection 
with the manufacture of wolfram and molybdenum filament 
lamps, and Mr. Gray said there was an agreement with the 
Gerinan company under which the plaintiffs were entitled 
to the benefit of any improvements in this country which 
might be made by the German company. From 1907 quite 
a number of improvements were communicated to them by 
the German company, were patented by the plaintiffs, and 
the patents were now vested in them. As regarded the first 
two the Germans were pure trustees, the whole of the bene- 
ficial estate having passed to the plaintiffs. As to the third, 
the communication of the invention was made in June, 1914, 
but the necessary papers could not be completed before the 
war broke out. As a matter of Jaw а person who got com- 
munication from abroad of an invention was entitled to apply 
for a patent for it as being the first importer. 

His LonpsurP: Of what? 

CouNsEL: Of the invention. The person who first intro- 
duces the invention into this country from some other country, 
however he does it, is entitled to be the first and true in- 
ventor within the meaning of the Act. As regarded the 
present case, he submitted that the whole of the beneficial 
interest had passed before the outbreak of war. 

Sir ARTHUR CoLerax explained that the position of the 


Public Trustee was that of custodian of the patents granted 


to the German company, and it was for the plaintiffs to prove 
that they had the legal richt which they claimed. In regard 
to the first two, he thought they had proved their case, but 
with regard to the third there was some question. | 


d not 


His LORDSHIP, in nu judgment, said the procedure under 
the agreement was that the invention or improvement, as the 
case might be, which the German company made, wae die- 
closed to the plaintiffs; and the necessary papers were pre- 
pared over here to be lodged at the Patent Оћсе. The patent 
would be sealed in favour of the German company, and the 
German company would assign it to the British. company. 
That practice was followed in all cases except two, the first 
two. As regarded those, what happened was that the patents 
were granted to the German company, and the assignment 
by them to the plaintiffs was executed. But when the war 
broke out they were, under the order of the Board of Trade, 
vested in the custodian. Ag regarded the third patent, by the 
time the papers were ready to be sent to Germany for signa- 
ture war had broken out, and the papers could not be sent, 
and the patent was granted to the custodian as patentee. 
The answer on behalf of the custodian was that the patents 
were not patents within the meaning and scope of the agree- 
ment of 1907. The first related to the description, and as 
wolfram and molybdenum formed part of it he held that it 
concerned an improvement of filament lamps of these par- 
ticular descriptions, and wae within the meaning of the agree- 
ment. The second dealt with the addition of a reflecting 
surface to the globe of the lamp, and the third waa an inven- 
tion designed to reduce the temperature of the gas in the 
half-watt lamp eo that the wires leading into the lamp would 


be less likely to be fused. He held that all three letters 


patent came within the ecope of the agreement and should 
be assigned to the plaintiffs by the custodian, and he made 
an order accordingly. | 


ENGINEER SENTENCED. 


AT Greenock Sheriff Court, John Keith Bobertson, engineer, 
was sent to prison for sixty days for damaging the electrical 
machinery in the shipyard of Messrs. Ferguson Bros., Port 
Glasgow. It was stated that Robertson had had a dispute 
regarding wages, and had left the firm’s employment. He 
returned on Saturday night, entered the works, and put the 
electrical machinery out of gear by running away the oil 
and throwing sand into the rings. When the workmen 
tried to start the engines on Monday morning a large volume 
of smoke and flames burst out, the men’s lives being en- 
dangered. A number of men were thrown idle, and £100 in 
wages was lost. ' 


FAILURE TO ЕВОТЕСТ A CRANE. 


Ar the Gateshead-on-Tyne Police Court, on 2nd inst., Sir 


W. G. Armstrong, Whitworth & Co., Ltd., were charged 
with having failed to protect an overhead electric crane '' во as 
to prevent danger, so far as was reasonably practicable ” at 
Close Works, on April 99th. 

Mr. Lauper, Н.М. Inspector of Factories, said the crane 
in question was supplied with direct current from trolley 
wires which were underneath the crane, but above the crane, 


on the roof girders, were three other trolley wires supplying. 


alternating current to other cranes. On the top of the crane 
in question was & carriage, and on one side of it was & plat- 
form which faced the trolley wires. The three wires were 
immediately over part of the platform, the distance being 
4 ft. 14 in. They carried a 440-volt current. On the day 
of the charge two men were sent up to repair the crane; the 
wires were alive. 

J. LANGLEY, chargeman millwright, said since the inspector's 
visit & fencing had been erected on the crane to prevent 
contact with the wires. 

A fine of £10 was imposed, 


CHARGE OF STEALING LAMPS. 


AT the West London Police Court, on Saturday, before Mr. 
Boyd, Jack West, 17, was charged on remand with stealing 
electric lamps. e evidence given at the previous hearing 
was reported in the ELECTRICAL Review, June 25th, p. 809. 

To Det.-Sergt. Parsons he confessed to 17 cases, and had 
rendered assistance to the police in recovering the property. 

He had not been in the hands of the роһсе before, and 
the magistrates bound him over in £10 to come up for 
judgment if called upon within two years. 


ELECTRICIANS AS SHOPBREAKERS. 


Ar Scarborough Quarter Sessions, on zn last, three 
brothers, Harry (30), Ernest (24), and William Thompson (22), 
all living and carrying on a business as electricians at 114, 
Victoria Road, Scarborough, were sent to prison in connec- 
tion with shopbreaking on the Spa and at North Side, and 
stealing а large quantity of valuable goods. The two younger 
hrothers admitted the thefts. and the elder pleaded guilty 


to receiving. It transpired аё the young men are natives 


of Rotherham, and only recently settled in Scarborough, 
where they had established what seemed to be a bona-fide 
business. They had agreed to purchase their premises, and 
deposited £100. Ernest had been caught in the act of ehop- 
breaking. and the other two, who escaped, were arrested at 
home, where the proceeds of twelve robberies were recovered. 
The father of the prisoners said he could not account for their 


conduct, unless it could be attributed to their life in the 


Army. The police had no record against the men. 


The Recorder sent Harry to prison for three months, and 


the others for six months, all in the second division. 
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BUSINESS NOTEs. 


Й 
в 


The “Electrical Review ” Index.—The Index to Vol. 86 
of the ELEcTRICAL REVIEW, which will shortly be printed, will 
be supplied only to those who, through the post, specially apply 
for it. To such it will be supplied for sixpence post free. Any 
reader or advertiser, at home or abroad, who requires a copy for 
binding or for other purposes, is asked to make early application 
therefor to the Publisher, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London, E.C. 4. 


English Electric in Australla.— The appointment of Mr. 
G. Weymouth, of G. Weymouth Pty., Ltd., Melbourne, and Messrs. J. B. 
Nicholson and A. A. Stewart, as managing directors of the English 
Electric Co., of Australia, has been confirmed. An order has been 
received from the New South Wales Railway department for two 
turbo-alternators complete, to be manufactured locally. These 
will be the first completed units to be manufactured in Australia. 
The contract amount exceeded £60,000.— Tenders. 


"The A.E.G. in Sweden.—The Elektriska Aktie-Bolag 
A.E.G. has decided to increase the share capital from 1,000,000 kr. 
to 5,000,000 kr., by the issue of new shares of 1,000 kr. at par. 
355 right of subscription is exclusively held by the A. B. G. of 

rlin. 


Big Scheme for Dowlais Steel Works. — The Daily 
Chronicle states that MESSRS. GUEST, KEEN & NETTLEFOLD, LTD., 
are preparing a site for the erection of an electrical power station, 
a range of coke ovens, and other developments, at Dowlais steel 
works, at a coat of three-quarters of a million. 


The Crisis in Japan.—An Exchange Telegraph dispatch 
from Tientsin states, under date July lst, that owing to the 
serious industrial outlook in the copper and steel trades at Osaka, 
theimportant Japanese centre, the Japanese Government has come 
to the relief of these industries and is advancing 20 million yen, 
thus averting an increase of unemployment. 


Bankruptcy Proceedings.—J. W. LEWSLEV. electrician, 
late of 103, Mansfield Road, Nottingham.— First and final dividend 
of 208. in the £ payable July 14th at the Official Receiver's offices, 
4, Castle Place, Nottingham. 

Ivor JAMES Hopson, and BASIL HOWARD NEWMAN (trading 
as Hodson & Newman), electrical engineers, 85, Queen Street, 
Exeter.—The first meeting of creditors in this matter was held on 
July lst at Exeter. The statement of affairs showed liabilities 
amounting to £715, and assets £225, thus leaving a deficiency of 
2520. It was stated in the deficiency account that the net trading 
lose from July 10th, 1919, was £138, and £150 was put Gown for 
depreciation in stock-in-trade. The Official Receiver observed that 
the debtors had filed their petition in consequence of a levy of 
execution upon their stock-in-trade. They commenced business at 
Exeter on July 10th, 1919, with a capital of £20. The chief item 
in the unsecured claims was £524 for accumulators, lamps, and 
other electrical accessories. They allege as causes of failure want 
of capital and bad trade, particularly since Easter, 1920. 

' BERNARD PoRDESAS (trading as the United Electrical Manu- 
facturers Co.), 18-22, Christopher Street, London. The following 
are creditors :— 


Arnold, A. .. e T€ .. £36 Morgan Crucible Co., Ltd. .. £38 
Blackwell, Sons & Co., Ltd. 74 Magnus, D. & A. .. vu ЧЕ 19 
Baron, 8. vs PA A 18 Maver, E. E., & Co., Ltd. a 16 
Beatrice & Co., Ltd. ee РА 72 Neale, G. W. "m sd va T3 
Blythe & Co., Ltd. ee ie 19 Pillivant, F. T. .. ia .. 158 
Connell & Со., Ltd. EA ME 84 Rotherham & Co., Ltd. .. va 11 
Cromil Engineering Co... PIN 15 Rhodes & Son, Ltd. vs "T 17 
Copley & Bank, Ltd... .. 1,076 Syer & Co., T. J... af vs 16 
Dericott, H. is ain we 54 Smith & James, Ltd. 2v 14 
Drayton Paper Works .. i 26 Smith & Davis, Ltd. Us „ 84 
Dunn Davis & Whitner .. .. 120 Steiner, E. 14 T" T 14 
Dussek Bros., Ltd. - “a 14 Sweeney & Blocksidgo .. . 164 
Express Lift Co. .. - as 60 Testi & Sons А ae oe RO 
Foord, J., & Co. .. НЕ 2 22 Tobaceo a 66 x ea 21 
General Electric Co., Ltd. "t 23 Toy Campbell & Co. T ae 68 
Hillbar Press - Lu T )2 United Kingdom Tea Co., Ltd. 23 
Hardware Trade Journal.. x 25 Wilkinson & Sons. Р - 11 
Hardwareman , .. Si sa 82 Pordes, M. .. is ө» .. 148 
Hall & Hall.. is a js 88 Pordes, A. .. T ee . . 173 
Hatton & Co. ex E “ж 54 ВапКегв e. ye» ee .. 495 
Hill& Co. .. Ми P sie 12 Barley & Co., Ltd. X .. 101 
Morris & Yeoman.. 56 German creditors .. ina 1,894 


Mails to Australla.— Australian papers just to hand 
complain bitterly, and not without justification, of the serious 
irregularity in the arrival of mails from this country. It is a 
great handicap to business. A mail recently arrived after a lapse 
of 28 days! During all that time Australian business houses were 
out of touch with the trade centres of Europe, and when the mail 
referred to was received, it proved to be in reality three or four 
mails in one, and numbered over & million lettera! We do not 
know that the arrivals in this country have been much more 
regular. In the interests of traders both here and there it is 
important that the authorities should do their utmost to afford a 
regular and dependable means of postal communication at the 
earliest possible date. 

Supplies for Canada.—H.M. Trade Commissioner in 
Winnipeg (Mr. L. P. Beale) has received an inquiry from a 
Winnipeg company for vulcanite battery jars and celluloid sheeta 
required for the construction of batteries. Deliveries from the 
United States are said to be very uncertain, and the company state 
that if a satisfactory source of supply can be found within the 
United Kingdom, it is hoped to conclude permanent arrangements 
with United Kingdom manufacturers. The D.O.T. (Capt. Vande- 
leur, Room 19, Victoria 9010 ; Ext. 29"), has full particulars and 
zam ples, 


Strikes.—The strike of Southport electricians, which 
involved about 40 members of the Southport branch of the Elec- 
trical Trades Union, ended on Monday, June 28th, the masters 
agreeing to concede the шеп`а demands. ‚ 

The management of the BRITISH INSULATED AND HRLSBV 
CABLE Works, at Prescot, intimated that their men on strike 
would be reinstated, but the men remained out, and have been 
endeavouring to induce the members of the others Unions who 
remained at their posta to jointhem. In thisthey failed, the men 
declaring decisively in favour of a continuance of work as against 
a lock-out. As we go to press, we learn that the strike has been 
settled and after a few days’ atoppage, 4,000 workers have resumed 
their duties. Two men who had been dismissed, have been rein- 
stated and the firm will loyally carry out any award or recom- 
mendation from the Councils which have in hand all matters 
regarding wages and conditions of employés. 


Lead.— Messrs. G. Cawson & Co. report (July 3rd) :— 


The position with regard to supplies remains unchanged. "There is still an 
ample supply offering for all requirements. The actual general consuming 
trade is without improvement, Electrical works continue to take lead in 
fair quantities, Some of them, however, have covered their requirements 
for months ahead. The inquiry from Japan has entirely ceased. America, 
seems to be still in the market, The Customs difficulties, however, prevent 
business bring carried through. Lead is still coming forward regularly from 
Spain and Australia, . . . The position in Mexico continues to improve, 
and this will, no doubt, eventually tend to ease the American situation. 
. « The outlook for the present rather points to a steady market. ; 


Messrs, JAMES FORSTER & Co. state :— 


The consumption of lead is well up to pre-war figures, and tends constantly 
toincrease. Rollers report active business both for sheets and pipes, and the 
evidence generally on all hands, particularly in the City, shows that at last the 
building trade is getting into its stride. The electrical trades are full of 
orders. As far as imports are concerned, there is no evidence to justify hopes 
of increased quantities, and without same there is only one ‘result to existing. 
conditions sooner or later, and that is pronounced scarcity. 


Trade Announcements.—O wing to rapid growth of 
business, the WESTERN ELECTRIC Co., LTD., has acquired an 
additional building at 60 and 62, Finsbury Pavement, London, E.C. 
(Telephone Nos.: "London Wall 7608 and 7609"). The export 
sales department has been removed from Oswaldestre House, and 
the supply sales department from Norfolk House, to the new 
address, and all sales business will be carried on from Finsbury 
Pavement in future, where they now have extensive showrooms. 
The registered offices of the company will continue at Norfolk 
House. 

Мв. F. Carr, B.Eua., A. M. I. E. E., has commenced business as an 
electrical engineer at Sun Buildings, Collingwood Street, Newcastle- 
on-Tyne. 

THE CovENTRY ELECTRICAL AND ENGINEERING Co. have opened 
showroom premises at 23-21, Hertford Street, Coventry. 

MR. E. GoLDbsTON, electrical engineer, of Northampton, has 
removed his business, from 28, Marefair, to 13, Horse Market. 

THE SWIFT ELECTRICAL, LTD., have moved to larger premises 
at 6, Cork Street, Old Bond Street, W.1, where they will carry a 
larger stock of accessories. 

Messks. M. К. CooPER & Co. (M. K. Cooper, late of Messrs. T. C. 
Smith & Co., of Aberdeen) have commenced business as electrical 
engineers at 15/21, Chapel Walks, Liverpool. 


Germans in China.—The Shanghai correspondent of 
The Times Trade Supplement says it is reported that arrangements 
have been made for the supply by German manufacturers of all the 
necessary plant and machinery for & colliery which is being 
opened up in the Province of Chekiang, near Hangchow. “ Тһе 
German engineer who is to superintend the installation of the 
plant has already arrived, and it is understood that the machinery 
is now on its way. The engineer was formerly employed by the 
Chinese Government, and was repatriated when the Germans were 
sent back to Germany. In view of the fact that France is finding 
it difficult to obtain the necessary machinery from Germany to 
restore the collieries destroyed by the German army, it is curious 
that Germany should be able to sell colliery machinery to China,” 


Catalogues and Lists.— Messrs. HIdds BROS., Dynamo 
Works, Sand Pits, Birmingham.—Monthly Magazine, July, 1920 
(24 pp.), containing stock lists of dynamos and motors, and notes 
on the prevention of sparking. 

Messrs. WARD & GOLDSTONE, LTD., Sampson Works (Salford), 
Manchester.—Catalogue No. A105 (75 pp.). A priced and illustrated 
list of lighting апа power supplies covering & wide range, and 
including ironclad switches, fuses, cables, insulators, bell 
materials, &c. 

THE BRITISH THOMSON-HousTON Co, LTD., Rugby. — 
Descriptive List No. 8,027 (12 pp.). An illustrated pamphlet 
giving complete detaila and specifications of & ventilated interpole 
traction motor (Type G.E. 200 K). 

AUTOMATIC AND ELECTRIC FURNACES, LTD., 281-283, Gray's 
Inn Road, W.C.1.—Heat Treatment Bulletin for May, 1920, 
“ Concerning Pyrometers.” A pamphlet dealing with the correct 
methods to employ in pyrometry. 

THE Epison Swan ELECTRIC Co., LTD., Ponder's End, Middle- 
sex.—A priced and illustrated list of new sizes of drawn tungsten, 
gas-filled lamps, 40 and 60 watts, 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C. 4.—Installation Leaflet No, P2,323, describing the rotary 
converter equipment installed by the company at the Landore Tube 
Works, | 
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Electric Motors for Canada.— The Department of 
Overseas Trade in London has news from Toronto to the effeot that 
a local firm, who use motors varying from 3 H.P. to 5 H.. for 
pump work, desire to receive quotations with particulars of 
delivery from United Kingdom firms for electric motors of a high 
starting torque and other characteristics similar to those of the 
American “ Wagner" and “Century” makes. The name and 
address can be ascertained from the D. O. T. 


The Machine Тоо! and Engineering Exhibition.—The 
Machine Tool and Engineering Exhibition will be held at Olympia 
in September next. The whole of Olympia has been booked up for 
some months past,and the number of separate exhibitors will 
exceed 200. It is anticipated that the public interest in the 
exhibition this year will be greater than that shown in any 
previous exhibition of machine tools, because the production of 
munitions during the war educated the British public for the first 
time in the.fundamental importance of machine tools to British 
industry. There will be over 1,000 machines in actual operation. 
The exhibition is being organised by the Machine Tool Trades 
Association, and it will be held from September 4th to 25th. 


Book Notices.—We have received a copy of the summer 
number of Punch, it is an extra number, beyond the ordinary 
weekly issues, and is thoroughly well worth the shilling. The 
cover depicta Mr. Punch in bathing costume playing cricket on the 
sands, and puts you in holiday mood at once. More than 140 
pictures are included, and an excellent feature is a special section 
in full colour. | 

“ Etude sur la traction électrique par courant continu; alimen- 
tation des réseaux de tramways et de métropolitains.” (31 pp.) 
Ву Е. Guery. Reprinted from the Revue Generale de Г Electricité. 
This is a reprint of a communication to the Société Française des 
Electriciens, and is a comprehensive study of the working of 
electric traction systema gathered by the author in his capacity of 
chief engineer of the electrical department of the '" Omnium 
ly ” railway and tramway systems. 

“ The English Electric Journal" Vol. f, No. 3 (40 pp.).—The 
July issue of this journal contains a number of interesting and 
informative articles. Among these are a description of the Phönix 
Works, Bradford ; a description of a D.C. geared turbo-generator 
installation, and notes on steel works drives—all photographically 
illustrated. 

Reports for the year 1919 on the Science Museum, and on the 
Geological Survey and the Museum of Practical Geology.” (33 pp.) 
London: Н.М. Stationery Office. Price 3d. net.— The report shows 
that the daily average of visitors to the Science Museum rose to 
over 1,100, an advance on pre-war figures. The addition of 
numerous new exhibits is recorded in detail, among them being а 
double-needle telegraph instrument (1847), the original Nealb 
sounder (1873), the Henley needle galvanometer used in receiving 
the first trans-Atlantic message (1858), and a collection of vacuum 
tubes used by the late Sir William Crookes in his researches. 

" Soienoe Abstracts (А and B). Vol. XXIII. Part 5. No. 269. 
May 31st, 1920. London: E. & Е. N. Spon, Ltd. Price 2a. 6d. each. 

“ Proceedings of the Physioal Society of London.” Vol. XXXII. 
Part 4. June 15th, 1920. London: Fleetway Press, Ltd. Price 
4a. net. 

„The Metropolitan-Vickers Gazette." Vol. V, No. 86 (23 pp.). 
—The May number of this excellent house organ contains articles 
on "Research and the Supply of Electric Power," notes on the 
Clyde Valley E.P. Co.'s Yoker station, and a description of a 
25,000-Kw. alternator, installed at the Stuart Street station of the 
Manchester Electricity Department. 


Dissoiutions of Partnership.—R. WILLIAMS & Co., 
electrical engineers, 89, Liverpool Road, Stoke-on-Trent.—Mr. B. 
Williams and Mr. J. H. Waterland have dissolved partnership. Mr. 
Williams will attend to debts and continue the business. 

ELECTRICAL SPECIALITIES Co., electrical specialists, 18, Nelson 
Street, Liverpool. Winifred E. Maddocks and A. B. Gregson dis- 
solved partnership. Debts will be attended to by W. E. Maddocks. 


Annual Outings.—On Saturday, June 26th, the ORYPTO 
ELECTRICAL Co., LTD., went for their annual outing, spending 
the day at Southend-on-Sea. Dinner was served at the Palace 
Hotel, where some 200 employés were present, the chairman of the 
company, Mr. Т. E. Goodyear presiding, supported by Mr. С. R. 
Shaw (managing director) and Mr. J. E. Buchanan (works 
manager)  Regrets were expressed that the senior managing 
director; Mr. J. G. Shaw, could not be present owing to his being 


abroad. 

On Saturday, June 26th, the annual works outing of the 
employés of SIMPLEX CONDUITS, LTD., took place, a party of 300 
journeying to Bewdley-on-Bevern, by apecial train. They were 
accompanied by most of the management staff, and by a number 
of the outside managers and representatives; a considerable 
number of ladies were present. Sports were held in the morning? 
The luncheon was presided over by Mr. L. M. Waterhouse, technical 
director of the company, who, in response to the toast of The 
Firm,” congratulated the committee of the Simplex Social and 
Welfare Club on the exellent arrangements for the day. The 
outing was the seventeenth, although the first since 1914. A 
photograph waa taken of those present who had been with the com- 
pany at the period of the first outing; they numbered 36. 

The staff and employés of Messrs. GENT & Co., LTD., Faraday 
Works, Leicester, heid their annual outing on Saturday, June 26th, 
at the Boat House, Market Harboro. The day was spent in the 
grounds and on the water, During the morning a cricket match, 
arranged between the machine shop and the reet of the employés, 


was played, and resulted in a win for the machine shop by 10 runs, 
After luncheon the sports items were keenly contested. The tug 
of war resulted in the single men defeating the married team, and 
thereby holding the cup until the next annual event. After tea 
the prizes were presented to the successful competitors by Mrs. 
Parsons, aupported by Mr. Hardy Parsons, managing director. The 
directors of the firm gave the outing their presence and enthusiastic 
support. | 
The employés of Messrs. PAGE & MILES, Lro., electrical engi- 
neers, of Brighton, Worthing and Eastbourne, recently held their 
first outing since the War. Accompanied by the directors, Messrs. 
H. J. Miles, E. J. Page and J. T. Baker, and the secretary, Mr. J. 
Harold Penfold, they left the head office, in three motor ochar«à-bancs, 
to spend the day at Tunbridge Wells, with the Oarlton Hotel as 
headquarters. Here they were joined by some friends from 
London. At dinner “ The Firm” was proposed by Mr. F. Patching, 
and responded to by the chairman, Mr. H. J. Miles, who said that 
their number had grown from 28 in 1889, to 82 to-day. He 
weloomed back those who had served with the Forces. Не also 
referred to the loss sustained during the year by the death of the 
chairman (Councillor J. W. Penfold) and three members of the 
staff, Messrs. A. H. Page, W. Miller, and F. Lowe. Other toasts 
followed. | 
Messrs. DYNELEX, LTD., held their first annual outing on 
Saturday, July 3rd. It was organised by the employés, and à 
most successful day was spent at Brighton. Major H. J. Holmes, 
the managing director, briefly addressed the party at the 
luncheon. | 
The directors and staff of MESSRS. MACDONALD, SYER & Co., LTD., 
engineers, of Gray's Inn Road, London, flew from Crioklewood to 
Margate on the 3rd inst, the party being conveyed by three 
aeroplanes, and one of the Handley-Page machines carried 16 
ngers, women as well as men. This machine on the way 


down did the journey in approximately 50 minutes, whilst one of 
the amaller machines, а D.H. 4, did the homeward journey in about 
30 minutes : the other employós went down by train, but the pilot 
kindly offered to carry extra passengers back, and there was 


keen competition for the seats. The party landed at Manston 
Aerodrome, and were conveyed by oar to the West End Restaurant, 
Margate, where & most enjoyable lanch was partaken of, accom- 
panied by instrumental and vocal selections. The speeches with 
which the luncheon concluded showed plainly the true appreoiation 
&nd goodwill which exists in this firm between employó and 
employer. The directors who accompanied the party were Mr. C. 
Stanley Syer and Mr. L. Evans. We give a view of the big aeroplane, 
with the passengers and pilot. 

This is the pioneer outing of its kind, and, no doubt, many other 
firms will now follow this example. The firm of Maodonald, Syer 
and Co., Ltd., certainly live up to their telegraphic address, 
^ Determined,” London. 


Company Liquidations,—PoRTABLE TOOL AND Excel- 
NEERING CO., LTD. —Winding up voluntarily (resolution of June 
22nd). Liquidator, Мг. Н, D. Read, 18, Lime Street, Е.С. 


. Meeting of oreditors is called for July 9th. Particulars of claims, 


&c., must be sent to the liquidator by July 43rd. A petition for the 
winding up was presented to the High Court on June 25th, by 
MESSRS. ACCLES & PoLLOK, LTD., of Paddock Works, Oldbury, 
Worcester, and will be heard on July 13th. i 
. LITHANODE, LTD.— Winding up voluntarily. Liquidator, Mr. Е.А, 
Bell, Billiter House, Billiter Street, E.C. Meeting of oreditors, 
July 16th. i 
GLOBE ELECTRIC Co., Ltp.—Particulars of claims, &., must be 
sent by July 24th to the liquidator, Mr. W. A. J. Osborne, Balfour 
House, Finsbury Pavement, E.C. 


For Sale.—The Stores and Works Committee of the 
East Sussex County Mental Hospital at Hollingby, invite offers for 
9 tons of old lead battery plates, 24 cwt. old copper rods, 220 glass 
boxes, &c. For particulars see our advertisement pages to-day. 


Mr. H. L. FARMER, of Messrs. Leopold Farmer & Sons, of 46, 
Gresham Street, the Reoeiver, invites offers for the lease and plant 
of the Anti-Rust and Metal Deposition Oo., Ltd, 72, Granville 
Road, Oricklewood Lane, N. W. | 
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Copper and Lead Prices.—Messrs. F. SMITH & Co. 
report, July 6th :—Copper (electrolytic) bars, £109, £4 increase ; 
electrolytic sheets, no change; electrolytic wire rods, £124, £4 
increase ; electrolytic Н.С. wire, no change ; silicium bronze wire, 
Is. 114d., 4d. increase. 

MESSRS. JAMES X SHAKESPEARE report, July 7th :—Copper bars 
(best selected), sheets, and rods, £161, £3 increase ; English pig 
lead, £36 10s, ; 10s. increase on the week's prices. 


London Exhibition of French Products.—An exhibi- 
tion of French products, organised by the Office Commercial 
Francaise en Angleterre, will be held from July 15th to July 30th; 
in the Exhibition Hall at 153, Queen Victoria Street, E.C. 4. On 
this occasion the exhibition will include the following and other 
articles :—Philosophical and geometrical instruments, electrical, 
medical, and surgical apparatus, laboratory accessories, &c. 


Wages in Electricity Supply.—The following is a reso- 
lution passed by the Employers' Side of the Home Counties (No. 9 
Атев) Joint Industrial Council on June 30th on the decision made 
by the National Joint Industrial Council for the Electricity Supply 
Industry to refer to arbitration the demand made by the Trade 
Unions’ side of the National Council for an advance of 6d. per hour on 
present rates to all workpeople over 18 years of age, and 3d. per 
hour to all those under 18, as contained in their letter dated 
June 18th :— 

Resolved that the Employers’ Side of the Home Counties (No. 9 
Area) Joint Industrial Council strongly deprecate the action taken 
by the National Council on June 18th in referring to Arbitration to 
the Industrial Court the claim made for an advanoe of 6d. per hour 
as contained in the letter from the Trade Unions addressed to the 
National Council and dated June 18th, as the Employers’ side of 
this Council consider that in such matters action should not be 
taken without reference to the District Councils, and without the 
District Councils having any opportunity either to discuss the 
matter or to forward their views to the National Council, and the 
Employers’ Side of this Council particularly regret that such 
reference was not made to them in the present case, seeing that 
this Council has just flxed consolidated rates which, the Employers' 
Side claim, cover and includo all inoreases applicable or put forward 

to date and take into account all grounds for any increases which 

occurred up to the time of formal approval by the National 
Council (June 21st), and further, the majority of the undertakings 
in the area cannot even pay these consolidated rates until they have 
received relief from the Minister of Transport. It is, therefore, 
entirely out of the question even to consider any further increase, 
апа, whatever may be the result of the Arbitration, to which they 
refuse, in view of the above, to become parties, directly or indirectly, 
or whatever subsequent recommendations of the National Council 
may issue in connection therewith, the Employers' Side of this 
Council must most emphatically state that they cannot receive 
same.” | 

The Secretary for the Employers’ Side informs us that official 
notice has been given to the Ministry of Labour that in view of the 
special circumstances of the No. 9 Area, Home Counties Industrial 
Council, the Employers’ Side definitely refuse to become parties to 
the Arbitration, and have asked the Ministry of Labour to take ateps 
to make this clear in the terms of reference and to embody in the 
award а specific notice that the award does not apply to the under- 
takings in the Home Counties Area. 

The Secretary has also asked us to state that the above resolu- 
tion was put before the whole Council, but that the Labour Side of 
the Council decided that they could not support it, and the resolu- 
tion therefore was passed by the Employers’ Side only. 


French Company Notes. — Appareils Electriques et 
Compteurs Garnier is the title of a company formed at Lyons 
(23, Rue Cevenna), with a capital of 1,200,000 fr., for the manu- 
facture of, and trade in, electric meters, and, more especially, a 
current meter on a new principle, invented by M. Garnier. 

Under the style of La Construction Electrique Francaise, has 
been formed at Olechy (Seine), (12, Avenue Léon-Gambetta), a com- 
pany for the manufacture, sale, installation, or working of all kinds 
of electrical material and apparatus. The capital is 210,000 fr., in 
500 fr. shares, 60 being allotted to M. René Chadeville as payment 
for his assets. 

With a capital of 1,789,220 fr. a compahy has been formed at 
Paris (82, Boulevard Richard Lenoir), under the atyle of Veuve 
Р. Delaion et Cie. for the manufacture of electric cells and bells. 

There has been established at Marseilles (14, Place Castellane), a 
company styled the Midi Electric, with a capital of 500,000 fr., for 
the erection, repair, and trade in electrical machinery, gas, and 
water ; also by-products of their working. 

Salvy et Beauté is the name of a company just launched for 

trading in electrical material. Its capital is 129,049 fr., and its 
offices are at 27, Faubourg St. Martin, Paris. 
. With the title Matériel de Tramways et Electricité a company 
has been formed at Paris (36, Boulevard Magenta), with a capital 
of 300,000 fr., for the manufacture, purchase, and aale of material 
for electric lines and installations, tramways, railways, &c. 

Société d'Etude pour Liaisons Téléóphoniques et Télégraphiques à 
Longs Distances is the name of a company whose objects are the 
manufacture and installation and working of long-distance tele- 
graph and telephone networks of any system. Its capital is 


500,000 fr., and its offices are situated at Paris, 25, Rue de Quatre 
Septembre. 


E.P.E.A.—At a meeting held at Maidstone, on June 26th, 
a Kent Section of the E.P.E.A. was formed with the following 


officials :—Chairman, Mr. H. Wilson (Maidstone); vice-chairman, 
Mr, Lewis (Canterbury); secretary, Mr, E, Е, Pope (Maidstone) ; 


assistant secretary, Mr. C. Tritton (Maidstone) ; treasurer, Mr. G. E. 


Wintle (Maidstone). The following were also elected to the Oom- 


mittee :—Meesrs. Wampach (Folkestone); Pownall and Woolgar 
(Tunbridge Wells); Bennion (Canterbury); Inge and Dunsby 
(Gravesend); and Roberts (Richborough). Messrs. Wilson and 
Lewis were appointed delegates to the Divisional Council, and the 
former was also appointed Section representative on the District 
Joint Board. 


South African Electricai Supplies.—Our Cape corres- 
pondent writes :—“ For some time past British electrical supply 
firms have been very dilatory in executing orders for sundries for 
South Africa. For instance, no ceiling roses have been arriving 
for several months, and substitutes have had to be used. The 
supply firms usually promise yuick delivery, but months pass 
and no goods are received. It cannot be too strongly impressed on 
British firms that this is acting very prejudicially on the British 
export trade and driving South African buyers into the foreign 
markets—in particular the Germans are again sending out 
catalogues and circulars wholesale.” 


Hydro-Electric Development.—The Times Paris corres- 
pondent says that at а general meeting of tbe International 
Chamber of Commerce, it was resolved to recommend all countries, 
in order to increase the world's stocks, to hasten the utilisation of 
hydro-electric power and the carrying out of measures which tend 
to the use of mineral fuel in the moat scientific and economical way, 
and to develop research in the extraction of the coal and fuel 
resources of the world. 


E.P.D.—The Chancellor of the Exchequer stated last 
week that it was impossible to alter his proposals respecting the 
E.P.D. increase to 60 per cent. The Finance Bill has been before 
the House of Commons this week. 


The State of Employment.— In reply to а question in 
Parliament, last week, Dr. пашага said that employment in 
the principal industries of the United Kingdom was still main- 
tained at a high level, and was much better than a year ago. In 
shipbuilding, although employment was still good, there had 
recently been some decline owing to a shortage of raw materials. 


Broken Hili Strike.—It was reported by Reuter’s repre- 
sentative at Sydney, on July 2nd, that the Conciliation Commis- 
sioner of the New South Wales Government had called a 
conference between the Broken Hill mine-owners and miners, 


Inquirles.— The addresses of makers of, or agents for, 
the “ Berwick” electric rivet heater are asked for. 

A correspondent asks for the name of the manufacturer of 
ч Etcholite for frosting electric lamps. 


The Batti-Wallahs.—On Monday, July 19th, at the 
Holborn Restaurant, at 1 o'clock, the Batti-Wallahs hold a Grousers' 
luncheon gathering. 


_———————=— — —⁊CauLSu 


LIGHTING AND POWER NOTES. 


Australla.— SV DNEVY.—Owing to the rising cost of coal, 
which is 178. 6d. as against 8s: two years ago, the City Council is 
considering the purchase of а coal mine, Three likely mines were 
suggested, but the most suitable appears to be the Awaba 
Colliery. The purchase price will be about £50,000, and the 
equipment necessary to raise 1,100 tons a day will cost approxi- 
mately £64,000, bringing the total expenditure on the project to 
£104,000. The construction of a power station, costing £2,174,000, 
at Awaba, is also suggested. | 


Belmont (Co. Durham).—Evecrric LIGHTING SCHEME. 
—At a special meeting a large majority was obtained in favour of 
a scheme of electric lighting for the parish. 


Bexhill.— VEAR'S WonxrNG.—The financial result for 
the year ended March 31st last from the electricity undertaking, 
was a gross profit of £6,400. The payment of loan charges, taxes, 
&., left a balance of £344. It is stated, however, that a charge of 
£700 for the provision of meters has to be made against revenue. 


Brighouse.—YEAR’S WORKNd.— The annual financial 
statement showed that in the electricity department, which 
receives а bulk supply from the Yorkshire Electric Power Co., 
there was a net profit of £256, an increase of £141 on the profit of 
the previous year. There has been no advance in price during or 
since the war, and the charge is the lowest, with one exception, in 
Yorkshire. 

' CONVERSION OF SuPPLY.—Having rejected a proposal by the 
Yorkshire Electric Power Co. for the conversion of the direct- 
current supply to alternating current, the Electricity Committee 
suggests as an alternative, that certain users near the sub-station 
might be supplied with alternating current, provided the cost of the 
conversion was borne by the company, and that the same charge 
was made as for the present direct-current supply. Further oon- 
sideration of the scheme for the extension of the sub-station to 
cope with increased demand has been deferred pending the 
formulation of а full scheme, together with an estimate of the 
cost. The Power Co. is to be asked to furnish plans and estimates 
of the extensions required, 
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Bury.—ExTENSIONS.—Borrowing powers for £95,000 
are being sought by the Corporation for extensions to the electri- 
city undertaking. Since the works were established 24 years ago, 
the capacity has increased from 304 to 8,700 kw. The extensions 
already in progress will ensure an increase of 2,000 Kw., but appli- 
cations for power amount to nearly 4,000 kw. Last year the con- 
sumption amounted to 15,367,000 units. 


Continental.—BxrLaiUM.—The hands employed by the 
Centrale électrique du Hainaut, at Montignies-sur-Sambre, have 
struck for an increase of wages. Asa result, a number of works 
have had to close down, throwing some 10,000 men out of work. 

BSPAIN.—A concession has recently been granted by the Spanish 
Government for the establishment of plant to utilise the water 
power of the Rivers Genil and Riofrio, near Loja, for the generation 
of electrical energy for lighting and power purposes. 


Halifax. — ELECTRICITY SuPPLYy.—Diaappointment is 
felt in adjoining districts at the failure of the Corporation to 
obtain the consent of the House of Lords to the inolusion of the 
electricity extension clauses in its Parliamentary Bill. Provisional 
arrangements had been made with the Corporation by both the 
Luddenden Foot and Mytholmroyd Union District Councils, the 
former of which intended to have the streets lighted by eleotricity 
during the coming winter, and it is considered that the only course 
now will be to immediately open up negotiations with the York- 
shire Electric Power Co., and, if suitable terms can be arranged, to 
obtain a supply from that company, whose cables already pass 
through the district. At Mytholmroyd further developments 
are awaited. It would be possible to tap the company's cables, but 
to use the latter's service for lighting would necessitate the putting 
down of transformer plant. 

New SuB-STATION.—The Tramways and Electricity Committee 
recommends the purchase of one 400-Kw. rotary converter, trans- 
former, and starting switchgear, and the necessary buildings and 
land required for the provision of а sub-stetion in the Ovenden 
district, at an estimated cost of 27,894, 


Hebden Bridge.— Bunk SuPPLY.—The District Council 
has decided to ask the Yorkshire Electric Power Co. and the Halifax 
Corporation Electricity Department to quote terms for a bulk 
supply to Hebden Bridge, as the local works have reached the 
maximum output, and are insufficient to meet all the demands of 
the district. 


Heysham (Lancashire).—ELEOrRIOrrr BUPPLY.—The 
Heysham Council and the Electricity Committee of the Morecambe 
Corporation were recently in negotiation with a view to Morecambe 
supplying electricity to Heysham either in bulk or in detail, but at 
a subsequent meeting of the Morecambe Committee, a letter was 
received from the Heysham Oouncil stating that it was not 
deemed advisable or feasible for a scheme to be arranged for the 
time being, 

Kendal.—Yzan's WoRKING.—The engineer reporta total 
receipts of £3,931 for the past financial year, leaving a gross profit 
of £336 and a net deficiency of £962. 


Kettering.—YxraAR's WORRKINd.— The accounts of the 
Council's Electricity Department for the past financial year show 
a total income of £40,632, as against £25,362 for the previous 
period. Working expenses, loan repayment and interest totalled 
£39,171, as against £25,380, leaving a net profit of $1,461, con- 
trasted with a deficit of £18 for 1918-19. 


Kingston-on-Thaines.— YEAR’S WonkiNG.— The Elec- 


tricity t reports a gross surplus of £12,702, and a net 
credit balance of £2,300, after payment of loan charges, kc. The 
output increased from 1,608,450 to 1,848,038 unite, and a reduction 


of 1'064d. per unit was effected in the cost of generation. 


‘London.—HamMeERsMITH.—The Electricity Committee 
has put in a tender of £3,500 for one of the two 2,000-Kw. turbo- 
alternators offered for sale by the Liverpool Corporation. This is 
to enable the undertaking to cope with the winter load, as the 
plant extensions, for which tenders have been invited, will not be 
completed in time. 

The Council has arranged to provide an additional bulk supply 
of electricity to the Chiswick Electric Supply Corporation, subject 
to the receipt of official sanction. 


Price Iacreases.—The following towns have adopted 
new scales of prices for electricity or have applied for sanction to 
revise charges :—Bedford, Bromley (Kent), Coventry, Haslingden, 
Maidenhead, Mansfield, Merthyr Tydvil, Rushden, Stamford, 
Todmorden, Wellingborough, and the towns supplied by the Isle of 
Wight Electric Light and Power Co, 


Newport.— EXTENSIONS.—At a special meeting of the 

n, & report recommending large extensions was adopted. 

The total cost is estimated at about £209,000, and some of the 

items аге :—Turbo-alternator, condensing plant and switchgear, 

467,530; boiler-house plant and buildings, £51,557; rotary con- 

verter and switchgear, £10,362 ; and mains and services, £61,655. 

It was atated that the expenditure would add an annual amount 

of £21,000 to the loan charges. The borough engineer is to confer 

with outside experts upon the question of utilising water from the 
River Usk for condensation and circulation purposes, 


Maidenhead.—Loan.—The Town Council is applying 
for a loan of £10,000 for mains extensions, 


year; the total 


Manchester. —SALE oF UNpERTAKING.—The Electricity 
Committee has agreed to accept £40,000 as the purchase prioe of 
that portion of the Heaton Norris electrical undertaking to be 
transferred to the Stockport Corporation in) September, 1920, under 
the Stockport Extension Order, 1913 ; and, in addition thereto, the 
amount of any expenditure incurred by the Manchester Corporation 
in the area of Heaton Norris added to Stockport by the said order 
since March 31st, 1920. 


Marsden (Vorkshire).— Evzcrricrry SUPPLY. —The 
Council received a letter from the Eleotrical Distribution of 
Yorkshire, Ltd., intimating that that company intended to apply 
for a provisional order authorising it to supply electricity for 
public and private use within the Marsden area, and asking for the 
Council's approval. The clerk said the Council had been approached 
by the company previously, but the matter had been held up by 
the war. The company is being requested to send a representative 
to meet the Finance and General Purposes Committee, 


Salford.—REsTRIcTIONS ON  SuPPLy.—O wing to the 
delay in obtaining delivery of generating plant, the Town Council 
announces that for the present it is to restrict all 
additional supplies of electricity, and intending applicants are 
аа to hold over applications for additional supplies until 
next year. 


South Africa.—PAARL.—AÀt a meeting of municipal 
voters held in conneotion with the proposed extension of the 
electric lighting and power scheme, a resolution was adopted that 
the Town Council take immediate steps to develop the electrical 
installation as set forth in the new scheme of Mr. Hugh Purves, 
се шора electrical engineer, which enteils the expenditure 
of £71,434. 


Spenborongh.—YEaR’s WoRkING. — A statement of 
accounts for the past year's working of the electricity undertaking 
shows a profit of £3838, as compared with a deficit of £1,625 in 
the previous year. It was reported that extensions were needed, 
and application is to be made for power to borrow £9,000. 


Stoke-on-Trent.— YEAR’S WoRKING.—The accounts of 
the electricity undertaking for the past year show that the total 
income was £124,000, as compared with £81,000 in the previous 
expenditure was £75,000, against £60,000. The 
gross profit of £49,000 was divided up as follows :—Redemption of 
loans, £16,000 ; interest on loans, £12,000, leaving a net profit of 
£21,835. Out of this the Gommittee paid £500 out of revenue 
for changing over а number of meters from one place to another, 
and approximately £2,000 for new meters, a clear net profit of 
£18,886 remaining. After deducting the previous loss on the 
undertaking of £14,597, there was a credit balance of £4,289, 


Sunderland. YEaR’s WoRKING.—The annual report of 
the . electrioity undertaking states that in the year 
ended March 31st a credit balance of £12,830 was realised, nearly 
all of which it is proposed to apply in writing off debts on super- 
seded plant. The total sales were 19,364,148 units, an increase of 
4 per cent. The income for the year was £137,240, of which 
834,149 was received for private lighting and heating, £81,558 for 
power, £17,261 for traction, and 48,337 for public lighting. 
Generation, repairs and maintenance costa were £71,754 ; distribu- 
tion, 87,910; management and general expenses, £7,058. The 
balanoe carried to net revenue account is £46,522, and after writing 
over £12,000 off for superseded plant, £520 is left to be carried 
forward. The capital account shows a total expenditure of 
£588,141, the loans repaid amounting to £817,906, and loans 
outstanding to £267,564, 


Todmordes.—Loan.—The Corporation is applying for 
sanction to borrow £42,000 for laying cables to distribute a bulk 
supply н eleotricity to be obtained from the Yorkshire Electric 
Power Co. 


Tunbridge Wells.— YEAR’s овктка. — The total revenue 
&coruing to the Electricity Department for the pest financial year 
amounted to £27,477, and total working costs to £15,191. The 
interest and repayment on capital expenditure and income-tax 
amounted to the sum of £5,916, leaving & net profit on the year's 
working of £6,370. The result of the previous year's working · 
was & loss of £27. The surplus has been allocated to the purchase 
of machinery, &o., which would otherwise be a capital charge, and 
the balance carried to working capital. The units generated 
during the year increased by 280,000. 


West Bromwich.— YEAR’s WORKINGd.— The total income 
of the electricity undertaking for the year ended March 31st, 1920; 


was £66,230, as against £58,887 for the previous year. Working 


expenses amounted to £48,876, leaving a gross profit of £17,354, 
Interest and redemption of loans absorbed £10,575, resulting in a 
surplus of £6,779. 


York,— Extension APPROVED.—The Electricity Commis- 
sioners have intimated that the Corporation may proceed with the 
carrying out of the works at Linton Lock. 

SALE OF PLANT.—The Electricity Committee has agreed to 
accept an offer for the purchase of two Willana-Crompton generat- 
ing seta not now required at the works, for the sum of £776. 
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TRAMWAY AND RAILWAY NOTES. 
Belfast.— VEAn's Workinc.—At the monthly meeting 
of the Corporation on the lst inst., Lord Mayor Coates presiding, 
it was announced that the traffic revenue for the half-year ending 
March 318, amounted to £545,480, and the total receipts to 
£515,318, being an increase of £139,242 and £139,047 respectively 
over the figures of the previous year. The working expenses 
` Showed an increase of £121,925. The balance carried to 
' net revenue account was £169,476, an inorease of £18,085. After 
meeting income-tax charges and allowances for depreciation and 
renewals there was a surplus of £36,150, as co ed with £29,231 
last year. The increase of wages stood at £2,000 per week, and if 
the advances granted had been in operation the whole 12 months, 
there would have been a deficit of £3,300. The city accountant's 
figures for 1921 showed an estimated deficiency of £21,000, and а 
recommended inorease of wages would bring it up to £38,000. 
Certain changes in fares and stages were passed. It was admitted 
that the permanent way was in bad condition, and an expenditure 
of £400,000 would be necessary if some 20 miles of it was rel&id. 


Birmingham.—ELectric VEHICLES.—'The Corporation 
has recently established a fleet of electric vehicles for collecting 
house refuse. Twenty-five were ordered, and 11 have been 
delivered, and are in full use. The delivery has been impeded 
owing mainly to the ironmoulders' strike, which held up the 
makers for castings. In a report to the City Council this week on 
the reorganised system, the salvage department states that it is 
- economically impossible with horse haulage alone, and the insti- 
tution of the 47-hour week, to deal speedily and satisfactorily 
with house refuse collection. These difficulties are now being 
overcome by the introduction of the electric vehicles, the areas 
already brought under the new system representing a total of 
31,800 houses, and a population of 160,000. It is further stated 
that under the new system the city is being planned, and districts 
will be re-allotted to fixed depots, and it is expected that when 
sufficient electric vehicles have been delivered, every house will be 
visfted weekly. Tuition classes for electric vehicle drivers have 
been arranged so as to enable employés in the salvage department 
to qualify, and over 70 have taken the course of instruction. A 
. steady flow of trained drivers will thus be ensured, and oppor- 
tunities for promotion afforded to the existing employés. 


Blackpool. RENEWAL or TrRack.—The tramway tracks 

. at Blackpool require to be relaid, and the coat of carrying out the 

work is £264,000. The reconstruction of the track in the Marton 
district will be commenced in October. 


Bolton.— ExTENSTON.— The Tramways Committee has 
under consideration the extension of its already comprehensive 
system to Darcy Lever and Little Lever, iu one direction, and to 
Westhoughton in another. 


Burnley.— YEAR's WorKING.—The total revenue for the 
year ended March 31st, 1920, was £158,601, as against £124,213 for 
the previous period. Expenditure totalled £137,952, as against 
£95,940, leaving a gross balance of £20,649, compared with 
£28,273. The net result, after payment of income-tax and other 
charges, was a deficit of £2,096, which was taken from the reserve 

fund. 


Colne.— FAREGB.— The Town Council has decided to 


apply to the Minister of Transport for an order permitting the statu- 
tory maximum charges of the tramway undertaking to be increased 
to an amount not exceeding 50 per cent., and also for an immediate 
order, on the ground of urgency, authorising an increase in the 
statutory maximum charges to 21d. for two miles, 34d. for three 
miles, and in workmen’s fares to 144. for two miles, instead of ld. 

LOAN.—Application is to be made to the Minister of Transport 
for sanction to borrow £1,116 for land on the Stanroyd Estate, 
acquired for the erection of a new tramway depot. 

TowER WAGON.—The Town Council has decided to purchase a 
petrol-electric-driven tower wagon for the tramway department, 
at an estimated coat of £1,250. 


Doncaster.—PRorosED Fare INCREASE.— The Town 
Council, sitting in Committee last week, decided to apply for an order 
under the Tramways (Temporary Increase of Charges) Act, 1920, 
giving power to the Council to increase the local tramway fares to 
ап amount to be sanctioned, 


Grimsby,— ELECTRIC VEHICLES.— The Town Council 
has decided to apply to the Minister of Transport for sanction to 
borrow £9,500 to cover the cost of purchasing six electrically- 
driven vehicles for household scavenging and highway purposes, 


Guildford.— ELECTRIFICATION POSTPON HD. — The London 
and South-Western Railway Co. has decided to postpone the elec- 
trification of the Cobham and Leatherhead lines to Guildford. 
This decision is attributed by the directors to the abnormal 
increase in the cost of material, the refusal of manufacturers to 
give firm quotations and guarantee delivery, and "the impossi- 
bility of raising fresh capital while the present uncertainty as to 
the future of railways continues," — Morning Post, 


Japan.—Mono-Rain Tramway.—To relieve the con- 
gestion of travelling in Tokio, and as an auxiliary to the municipal 
electric car service, several business men of the capital approached 
the Government for permission to build a mono-rail electric tram- 

way over the rivers and canals in Tokio, Details since to hand 
show that the scheme proposes to start the line near Shimbashi, 
over the canals, thence over the Sumida River as far as Yoroibashi, 


near the Stock Exchange. The terminus will be Tabata, on the 
Government railway. Each car will be capable of accommodating 
50 persons, and will be run at an average speed of about 25 miles 
per hour. The proposed company is to be capitalised at 
15,000,000 yen. The estimated cost of building the line is about 
1,630,000 yen per mile.— astern Engineering. 
Lancaster.—ReErPortT ох System.—Mr. A. R. Fearnley, 
M. Inst. A. E., who was called in to examine the whole traffic system 


of the city, has just presented his report. Since its inception the 
tramway system has only made a profit of £562, against a total 


` loss of £36,189. Mr. Fearnley states that on one route—from the 


Castle Station to the Market—in 47 journeys only 69 passengers 
were carried, an average of 1'46 passengers per journey. On the 
return route 115 passengers were carried in 47 journeya—an average 
of 2°44. It is, therefore, recommended that this route be 


abandoned, and an annual saving of £1,100 is estimated. On 


certain other routes, Mr. Fearnley suggests the conversion of the 
existing double-deck cars to single-deck with a consequent reduc- 
tion of personnel and an annual saving of £1,200. An increase and 
revision of fares is also recommended, existing charges being con- 
sidered much too low, in view of the advance in working coats. 
The need for economy is ќо be impressed upon all employés to 
ensure that power consumption is reduced to а minimum, and that 
every fare is paid. The condition of the system is stated to be 
good, and Mr. Fearnley considers that in the intereste of the public 
it is desirable to keep the tramcars running at least for а time, 
after making the suggested alterations and improvements, to see if 
the financial result permits the continuance of the system. 


London.—L.C.C. Tramways.—The L.C.C. Highways 
Committee's report on the working of the tramways for the past 
financial year announces a total income of £4,295,846, as compared 
with £3,578,256 for 1918-19. The working expenses reached a 
total of £3,680,909, as against £2,858,414, leaving a groes surplus 
of £614,937, as against £719,842. After debiting loan charges, &o., 
and crediting rents and other receipts, the net result was a 
deficienoy of £100,722. This deficit has been partly met by the 
general reserve and renewals funds, but a debit balanoe of £18,824 
has to be carried forward to the next account. 

FARE REDUCTIONs.—AÀs the Metropolitan Electric Tramways 
Co. finds that the recent increases are causing a loes оп certain 
routes, it has reduced anumber of stages from 14d. to 1d. 

TUBE FARES.—When the London Electric Railway Companies 
(Fares, &c.) Bill came before the House of Commons for the third 
reading, a motion for its recommittal was submitted on the ground 
that the Select Committee had not carried out its instructions 
regarding the fixing of fares to provide a fair return on capital. 
The motion was defeated, and the Bill read a third time. 


Salford.—The motor 'bus service proposed to be insti- 
tuted by the Tramwaya Committee will be one of the most 
ambitious and comprehenaive in the whole of Lancashire, 


Sunderland.— VEAR'S Workina.—The report of the 
Corporation Tramways Department for the year ended March 31st 
last, states that over 314 million passengers were carried, the 
receipts being £149,126 (22'4d. per car-mile), as compared with 
receipta of £118,029 in the previous year. There was а net balance 
on the year’s working of £26,342. After providing for repayment 
of loans, renewsls, new cars, &c., 85,000 is to be given in relief of 
rates, making a total sum of £77,027 disposed of in this manner. 
The reserve and renewals funds have credit balances amounting to 
£03,394. The total expenditure on capital account has reached 
£309,710. 


TELEGRAPH AND TELEPHONE NOTES. 


Chesterfield.—Time ^ SraNALS.— The Corporation ів 
giving notice to the Postmaster to terminate the agreement for 
time signals, and arrangements are to be made for erecting a wire- 
less installation at the electricity works for receiving time signals 
in lieu thereof, at a cost of £35. ` 


Scandinavia. — TELEGRAPHIC COMMUNICATION WITH 
Ross1a4.—Negotiations have been opened between the Store 
Nordeska Telegrafselskab and M. Litvinov, representing the Soviet 
Government, with a view to the re-establishment of telegraphic 
communication between Scandinavia and Russia, According to the 
Berlingske Tulende, the S. N. T. has at its disposal two cables, one 
ria the Baltic, and the other ria Sweden and Finland. Both these 
cables could be made ready for use in a short time. The Soviet 
Government has placed certain restriotions on companies! cables 
between Irkutsch and Pekin, and between Vladivostok and 
Nagusuki.— Economic Review, 


South America. — New TELEPHONE SYSTEM. — The 
municipality of Girardot, in Columbia, haa called for tenders for & 
telephone system, and according to the J. ꝙ 7, Age, the contract is 
to be awarded on August lat next. 


Telephone Rates.—Comina CIIANGES.— The Select Com- 
mittee appointed to consider the revision of telephone rates held 
its first meeting on July Ist, and appointed Sir Edward Coates 
chairman, The Committee held ita first publio sitting on July 5th, 
and began by hearing evidence from experts in the Telephone 
Department of the Post Office. Sweeping changes in telephone 
charges were forecasted by Sir Evelyn Murray, Secretary of the Post 
Office. The Department, he explained, proposed to abolish flat rates 
and measured services and to adopt a uniform tariff on a message 
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rate basis. Increased rentals were suggested at £8 10s. for London, 
£8 for Birmingham, Liverpool, Manchester and Glasgow, and £7 10s. 
` for the provinces generally, and the charge per call was to be 14d. 
within a five-mile circle. While as a whole these charges were 
intended to produce a considerably increased revenue in order to 
wipe out the losa on the present rates—estimated at nearly 
£9,000,000 in the current year—Sir Evelyn intimated that the 
small user would benefit under the new system. With regard to 
public call offices, Sir Evelyn said that while the present rate of 3d. 
per call was not remunerative, it would be difficult to increase it, 
as the public would probably refuse to pay 6d., the charge which 
would be necessary in order to show a balance of profit.— Daily 
Telegraph. 


Telephone ‘System.— EXTENSION DELAYS.—The Post- 
master-General, in a written answer to a question in Parliament, 
attributes the delay in providing new plant for telephone exten- 
sions to congestion at manufacturers’ works. Every opportunity is 
being taken, he states, to extend the list of firms capable of meeting 
the Post Office requirements, 


CONTRACTS OPEN AND CLOSED. 


| ( The date giren in parentheses at the end of the paragraph indicates 
the issue of the ELEOTRICAL Бати, in which the “ Official 
Notice” appeared. 


OPEN. 


| ГЕ E e 4th. N.S.W. Government 
Railways and Tramways. Two 1,000-Kw. sub-station units. Chief 
Electrical Engineer, 61, Hunter Street, Sydney. 
"Atherton.—July 20th. Urban District Council. 150 
yds, 022, L.T., ooncentrio, paper-insulated, lead-covered and steel- 
| armoured oable. (Bee this issue.) 
Brentford.—July 27th. Board of Guardians. Electric 
lighting installations in the offices, infirmary, &o. (July 2nd.) 
Darlington.—July 16th. Electricity Department. Опе 
5,000-KW. turbo-alternator and surface-condensing plant. (J une 
95th .) 
Edinburgh.—July 13th. Corporation. Electric lighting 
installations for houses at Gorgie. The Town Clerk. 


Grimsby.—August 12th. Electricity Department. Two 
water-tube boilers, economisers, fittings, fans, chimneys, &c. ; one 
8,000-xw. high-pressure turbo-alternator and condensing plant. 
(July 2nd.) 

Hull—July 12th. Electricity Department. Опе three- 
, motor electrically-operated overhead travelling orane. (June 26th.) 


Manchester.—July 18th. Tramways Committee. Tram- 
way rail bonds (copper). Mr. J. M. McElroy, General Manager, 


New Zealand.—July 31st. Waikato Electric Power 
Supply. Delivery, c.i.f. Auckland, of 2,100 pin insulators, suitable 
for a line operating ab 66.000 volts between phases.. Tenders to 
Secretary, Public Works Tenders Воагі, Govemment Buildings, 
Wellington, 

Nuneaton.—July 31st. Electricity Department. -One 
500-Kw. rotary converter transformer and accessories, (J uly 2nd.) 


Portsmouth.—J uly 20th. Tramways Committee. 1,000 
tons steel girder tram rails; 20 tons steel fish plates ; 5 tons fish 
bolts ; 30 tons wrought-iron tie bars. (July 2nd.) 


Preston. — Tramways Committee. Converting plant. 
(July 2nd.) . 

Warrington. — July 18th. Electricity and Tramways 
Committee. Two 6,000-Kw. turbo-alternators. (June 18th.) 


August 10th. Electricity and Tramways Committee. Coal 
elevator and conveyor. (See this i issue.) 


CLOSED. 
Australia .—MELBOURNE.— City Council. Accepted. 


T wo 2.000. Kk w. rotary converters for Little Queen Street sub- station, £21,892; 
switchgear for same, £9,766; switchgear for switch house, Spencer 
Street, £7,677.—Met.-V ickers Electrical Co., Ltd. 

Bwitchgear for various stations, £10,384. —Ferguson, Pailin & Co., Ltd. 


Six 950-K.v.A. transformers, £3,490.—Johnson & Phillips, Ltd. — Tenders. 
. BvpwNEY.— City Council. Recommended. Consumers’ electricity 
supply meters: | 


л.с. meters, £11,709. — Edison Swan Electric Co., Ltd. 
бб „с, meters, £4,000.—Noyes Bros., Ltd 


P. M. d. s Department. N.S.W. : 


200 secondary line switches; 20 master switches (primary); and 200 meter 
relay sets, for City North Automatic Exchange, £617; опе 100 line auto- 
matic unit and associated equipment, Burwood Automatic Exchange, 
£994.—Automatic I. :lephones (Aust.), Ltd. 

190-line and cut-off Yelays, Petersham Telephone Exchange, £195. — 
Weatern Electric Co. (Aust.), Ltd. 

One 100-line automatic unit and associated cau pent. x allcluse . 

Exchange. 4991. — Automatic Telephones (Aust.), L 


P.M.G.'s Department, Victoria. The 7 tenders have 


been placed: 
10 tons of 100 Ib. Sapper wire; £1,660,—Australian Metal Manufacturers, Ltd. 


N.S.W. Railway and Tramways Department :— 
T wo 2,500-xw. turbe Anna tori: witb condensing plant complete.—English 
Electric Co., of Australia, L 
Three miles lead-covered L.T. cable. -Noyes Bros. (Sydney), Ltd. ~ 
14 miles lead-covered telephone cable.— Western Biectrie Со. (Att), Lea; 
, N.S.W. Public Works Department :— р 


For Cordeaux dam, Two electric derrick cranes (Australian manutacture), 
£2,160.—J. E. Toole & Co. 
Three single-phase wattineters (testing), £898. —Noyes Bros, (Sydney), Lid. 
9,520 straight pin-type insulators, 2,000 eqn are disks, 1,600 strain-fype in- 
sulators, £16, 681.—Australian General lectric Co., Ltd.—Tenders. 


Automatic Telephones.— In our last issue, under 
" Government Contracts,” we regret that the name of the snovessful 
tenderer: for the Fleetwood telephone exchange was incorreotly 
given; it should read " Relay Automatic Telephone Oo., Ltd.“ We 
understand that in addition to this order, the company. -has nine 
other orders in hand for public exchange systems and a large 
number of private installation orders. 


Belglum.— Four home firms competed for the supply of 
two electric eranes for the docks at Antwerp. The lowest tender 
for the 30-ton orane was that of Messrs. Pittevil & Co., Brussels, 

whilst the lowest offer of a 10-ton crane was that of La Société 
: des Appereils Electriques et Scientifiques, Brussels, the prices 
being respectively £23,890 and 659,682 franes. : 

The municipal. authorities of Voroux-Goreux (Province of Liége), 
recently invited. tenders for the concession for the supply ef elec- 
- tricity for lighting and power purposes in the town. Not а single 
tender was received. 


Bury.—Town Council. Accepted :— 
8/10,00-кж. set.—Fraser & Chalmers, Ltd. . | | 4 
Steam pipes, valves, &c.—J. Spencer. eT om M 
Exhaust pipes and castings.—J. Wolstenholme, - 


Dnndee. == Corporation. For Carolina Port station. 
Accepted 
12 Clyde Structural Iron Co., Ltd., £80, 187—Steel work. E 

E Babcock & Wilcox, Ltd., £10, 450. —Pipe- Work. ; i 


London. —Isrindron. —Lighting anita: Recon- 
 mended :— , 
Two 20-H.r. motors, £589; four 7 H. p. motors, #649 (Century pue 
Swedish General Electric Co., Ltd. 

HAMMERSMITH.—Electricity Department. Recommended : — 
Three improved CO, recorders, 497. -W. R. Patents, Ltd. * 
Time switches, £401.—Venner Time Switches, Ltd. 

MARYLEBONE.—Electric Supply Committee :— 
10-ton crane for Aybrook Street Station, £306.—Herbert Morris, Ltd. 


On February 12th last the Council accepted the tender of Mesure. 
. Herbert Morris, Ltd., for & three-motor crane, capable of lifting 
60 tons, for £4,815. Owing to the intervention of the Electricity 
Commission, inatruotions could, not, be given to Messrs. Morris to 
proceed with the work, and they have now intimated that not 
‘only has the price increased to £5,495, owing to the variations tn 
cost of material, &c., but a difficulty has arisen in regard to delivery. 
particularly of the motors for operating the crane. The Electric 
Supply Committee has instructed Messrs. Morris to proceed, leaving 
open the question of the motors until further inquiriés are made. | 


SHOREDITCH.—Standing Committee recommended :— | 
One Roto Feed Water Pump, £510,—G. & J. Weir. 


WHISTON STREET EXTENSION, E.H.T, ano L. Т. SwrrCHaRAM.: 
Nine tenders have been received as follows :— . i ; 


Whiston Ooronet | жей 
; | Street Street dn > 
| Station, Station, . weeks, 
Met.-Vickers Elec. Co., Ltd. ,.. £9,740 £1,464 Coronet Street 38 
| | " Whiston Street 56 
B. T. H. Co., Ltd. .. «s - 9,910 1,570 . 40-59 
Bertram Thomas NN Ss 10,150 2,020 52 
Switchgear & Cowans, Ltd. С, 10,963 1,90 48 
Whipp & Bourne, Ltd., .. " 10,640 ,, 2,230 | 50-60 
New Bwitchgear Const. Co.. Ltd. 10,955 1,680 * 52 
Ferguson. Pailin, Ltd. "n 10,052 1.525 145 
General Electric Co. i Ltd. ENS 9,561 2,050 45.52 
A Reyrolle & Co., Ltd. ... 2 10,610 1,80 ° 45-52 


The Committee ГР the acceptance of the tendere of 
Met.-Vickers Electrical Co., at £1,464 for Coronet Street switch- 
gear, and Brit. Thomson- Houston Co., at £9,510 for Whiston 


Street switchgear. 


Manchester.— Electricity Committee. Beconimended: — 


Supplying and installing 33,000-volt underground feeder cable, from Btuart 
Street to Droylsden. —W. T. Glover & Co., Ltd. 

Btatic transformers for 12 months. —Ferranti, Ltd. 

For the first section of the overhead work for the supply of коке to 
the Blackley Estate.—Twiss Eng. & Elec. Transmission Co., Ltd. 


Salford.—Electricity Committee, Recommended :— 


Cable, 4625.— Macintosh Cable Co., Ltd. 
Metal plates on doors of oil- awitch cubicles, £154; two 3,50C-x. У.А. trans- 
formers, £1,900.—Met.-Vickers Electrical Oo., Ltd. 

Steel, steam and exhaust piping, for 5,000. KW. turbo-alternator set, £507.— 
Babcock & Wilcox, Ltd. Piping for same, £273.—4Aiton & Co., Ltd. 
Meters.— Met.-Vickers Electrical Co., Ltd.; Reason Mfg. Co., Ltd.; Ferranti 

Ltd. ; Chamberlain & Hookham, Ltd. 


FORTHCOMING EVENTS, 


‘Institution of Electrical Engineers (Summer Meeting at the Western 
Centre at Cardiff, from July 13th to 16th T pue a 
ntgen Soelety.—Thursday, July 15th. At University College, Gower 

ipic W.C. pU 9 p.m. Address by Dr. W. D. Coolidge, chief of the 

research laboratories of the General Électric Co. ., Schenectady, U. B. A. 
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NOTES. 


Electricity Supply Rifle League.— The following are the 
results and positions of clubs at the end of the first half of the 
season in connection with the above League Competition :— 
Brompton and Kensington, 534—Hampetead, 519; Metropolitan, 
‚ 665—Brompton, 543; Shoreditch, 577—Brompton, 543; Shore- 
. ditch, 575—Hampstead, 567. 


— res 
— Shot. Won. Lost. For. Against. Points. 
Metropolitan 8 8 0 4,559 4,307 16 
Shoreditch 08 8 7 1. 4,592 4,406 14 
Oentral ... bis 8 6 2 4,612 4,381 12 
City Oo. ... “> 8 Б Б] 4,553 4,213 10 
Hackney... T 8 4 4 4,335 4,344 8 
Hampstead 8 2 6 4,238 4,379 4 
Brompton .. 8 3 6 4,313 4,388 4 
St. James's we. 8 1 7 4,230 4,428 2 
Poplar ... e. 8 1 1 4,010 4,436 2 


Edncatiomal.— University COLLEGE, Lonpon.—The 
. fellowing awards have been made in the Faculty of Engineering :— 

Goldsmid Entrance Scholarship.—L. W. Ball, Royal Grammar 
School, Guildford : F. R. Kay, St. Paul's School (divided). 

Archibald P. Head Medal and Prize.—W. Hudson. 

Jews’ Commemoration Scholarship (renewed for second year).— 
Н.Р. Porter. 

L. F. Vernon Harcourt Prize.—E. F. Anderson, R. W. Taylor (div.). 

Engineering Diplomas: Civil, Municipal, and Mechanical.— 
E. F. Anderson, W. Hudson (with distinction), R. W. Taylor. 

Civil : A. Calmus. | 

Civil апа Municipal : А. А. Clemente, В. @, Leembruggen. 

Mechanical : F. W. Jones, E. М. Varian. 

Electrical : T. 8. Pick. 


Service Notes.—Lieut. J. R. Lang-Hyde, Tyne Elec- 
trical Engineers, has been appointed a lieutenant in the Reserve of 
Officers of the Territorial Army, with effect from the 36th ult., 
Lieut. H. 3. Craig has resigned his commission in the London 
Electrical Engineers from the 26th ult, and retains the 
rank of lieutenant. Engineer Commander Н. 8. Briggs, O.B.E., 
Royal Navy, has been appointed to Bathurst wireless station, 
Gambia, West Africa. The wireless station at Bathurst — which is 
the chief town of Gambia—is one of the new stations the com- 
pletion of which is being hurried on, some £16,000 being allotted 
for expenditure on it. Warrant Electrician H. B. Serridge haa been 
a ted to the cruiser Conqueror; Warrant Electrician D. 

guy to the light oruiser Dido, both temporarily for R.F. 
exercises, 


Garlearini’s Rotating Arc Lamp,— The inventor of this 
lamp seeks to approximate as closely as possible to the theoretical 
point source of light, fully utilised and automatically maintained. 
He uses, according to the Revue Générale de Г Electricité, a cored 
carbon rod of much the ordinary type as positive electrode, which 
provides the luminous crater. The non-luminous negative eleo- 
trode is a metallic ring surrounding and presenting its inner edge 
towards the crater; the ring is cooled by ciroulating water or 
spirit. By the action of the magnetic field of a coil the arc 
between the crater and the inner edge of the ring is caused to 
rotate at 500 to 3,000 R.P.M. The rotation is too rapid to be dis- 
tinguished by the eye, and the aro only appears as a highly 
incandescent spot surrounded by a bluish halo. Only the positive 
electrode burns away and need be moved; the regulation is 
controlled by the dilatation of a metal strip, and is independent 
of the arc current and voltage. 


Electrically - Welded Ship. — The first electrically- 
welded vessel built in Britain ran speed trials in the Firth of 
Clyde on Friday. The new vessel, named the Fullagar, was 
built by Messrs. Cammell, Laird & Co., Birkenhead. The vessel 
had on board а distinguished party of engineers and others 
interested in the new method of construction. The ship is а 500- 
ton coaster, and in the construction of the hull, riveting has been 
entirely dispensed with, electric welding on the quasi-aro 
method taking its place. | 


Submarine Camera.—The submarine camera, which was 
supplied by Messrs. Siebe Gorman & Co. for taking photographs 
under water for war purposes, may have some useful peace appli- 
cations. The apparatus is composed of three gun-metal castings 
bolted together, giving a height of 4 ft. 9 in., and a diameter of 
8 ft. 4 in. The upper and lower castings are each formed with 
four watertight chambers, in each of which a mercury vapour 
lamp. giving 3,000 О.Р., or 24,000 О.Р. in all, is installed. In the 
chambers composing the middle castings are housed the lamp 
resistances and the cameras. The lamps used are of the silica type 
of Westinghouse Cooper-Hewitt design. The mercury vapour is 
contained in a quartz vessel, having an overall length of about 9 in. 
The lamps operate in parallel on a D.C. aupply of 200 volts at a 
current consumption of 34 amperes, and the photographic effect, it 
is claimed, is equal to that of other lamps using a very much higher 
current. The lamps have been made as simple as poesible, во as to 
avoid all unnecessary complications, the tilting to start their 
action being effected by means of special levers actuated by rods on 
the outside of the box. These rods and the leads to the lamps pass 
through stuffing boxes. The cameras are of a special box type, and 
are fitted with  behind-lens shutters, which are electrically 
controlled, 


Appointments Vacant.—The University of London 
Senate is inviting applications for the University Chair of Radio- 
logy, tenable at Middlesex Hospital Medical School, at £1,000 per 
annum; assistant inspector of wireless telegraphy (4200 +), for the 
General Post Office. See our advertisement pages to-day. 


Fatality.— The Times states that a 16-year-old lad 
named Robert John Mort, was helping a smith to shoe horses at 
the (ао Colliery, Port Talbot, when he touched a live wire and 
was killed. 


INSTITUTION NOTES. 


Junior institution of Engineers.—On June 30th a dinner was 
held at the Monico Restaurant, London, in celebration of the 36th 
anniversary of the foundation of the Institution. Sir Eustace Н. 
Tennyson d'Eyncourt, K.C.B., president, was in the chair. After 
the toast of The King," Mr. A. Richardson, М.Р. (vice-President), 
proposed “The Institution," which he said always retained the 
characteristics of juniorhood "—virility and courage—and showed 
the way to the more conservative institutions. The first generation 
of scientifically trained engineers was now taking its place in 
industry, and the great scientific institutions should take note of 
the fact and adapt themselves to the new conditions ; membership 
was а hall-mark of scientific ability, and they must see that the 
status conferred by it was maintained at a high level. TheJunior 
Institution, with many branches at home and abroad, was decentra- 
lising, but gaining strength thereby, Mr. B. E. Dunbar Kilburn, 
chairman, in responding, said that during his year of office, the 
membership had passed 2,000, and the present rate of growth 
made & fresh record. He had visited nearly all the local sections, 
and everywhere found the same keennees and enthusiasm as at 
headquarters, 

Lorp WEIR OF EASTWOOD (president-elect), proposing “ Naval 
Architecture,” referred to the great part which it had played under 
the direction of their president, on and under the sea, in the air, 
and on the land. Mr. W. Н. Whiting, C.B., responded, and 
emphasised the importance of the registration of engineers, as well 
as that of the education of apprentices. 

Mr. W. J. TENNANT (vice-president) proposed “ Kindred Insti- 
tutions,” to which Capt. Н. Riall Sankey, R.E., С.В.Е Mr. C. H. 
Wordingham, C. B. E., and Mr. F. Merricks, C. B. E., responded. Oapt. 
Sankey said the Civil Engineers were going to call a conference to 
discuss the best course to follow in promoting the Registration Bill ; 
Mr. Wordingham urged that engineers should all act together, and 
present a united front, and referred to the help reoeived from that 
Institution by the I.E.E. in establishing its "Informal Meet- 
ings " ; Mr. Merricks, also supporting the principle of registration, 
asked Capt. Sankey to calla meeting of the various institutions, 
to form the nucleus of an engineering oouncil, and the latter 
stated that on July 5th such & meeting would take plaoe to 
discuss Whitley Councils, which he hoped would be the beginning 
of a permanent conference. 

Мв. W. A. TOOKEY (past chairman and hon. secretary) proposed 


„The President,” and expressed the readiness of the Juniors to 


help the Seniors in making their weight felt in the councils of the 
nation. The toast was drunk with musical honours, and Sir 
Eustace, responding, remarked upon the extraordinary zeal with 
which the J.E.'s did their work. 

During the evening a musical and ventriloquial programme was 
performed, and the proceedings were very enjoyable. 

Institution of Electrical Engineers.—On Thursday last week 
the Annual Conversazione of the Institution was held at the 
Natural History Museum, South Kensington. Mr. Roger T. Smith, 
president, and Mrs. Roger Smith, with members of the Council, 
reoeived the guests, who numbered, in all, over 1,800, and included 
Sir John Beall, Sir A. Whitten Brown, K.B.E., The Hon. Sir J. A. 
Cockburn, M.D., K.C.M.G., Sir G. K. Elphinstone, K.B.E., Bir 
Lazarus Fletcher, F.R.S., Col. Sir T. Н. Holdich, R.E., K.C.M.G., 
Admiral of the Fleet Sir H. B. Jackson, R.N., G. C. B., K. O. V. O., 
Rear-Admiral F. C. Learmouth, C.B.. C.B.E., Mr. A. Page, Major- 
General Sir R. M. Ruck, K.B.E., C.M.G., and the Right Hon. E. 
Shortt, K.C., M.P., as well as Col. R. E. Crompton, C.B., Mr. W. M. 
Mordey, Sir John Snell, Dr. G. Kapp, and Mr. C. H. Wordingham, 
С.В.Е, (past presidents), Mr. L. B. Atkinson, Dr. W. Н. Ecoles, Sir 
James Dovonaliire: K.B.E, Mr. A. P. M. Fleming, Dr. C. C. 
Garrard, Messrs. J. 8. Highfield, W. B. Hird, J. F. Nielson, G. W. 
Partridge, C. C. Paterson, O.B.E., W. M. Selvey, and P. D. Tuckett 
(members of Council), and Mr. P. F. Rowell (secretary). 

During the evening the String Band of the Royal Engineers, 
under Lieut. Neville Flux, F.R.A.M., performed & programme of 
music in the Central Hall, and a concert party, including a string 
quartet, gave two performances in the Reptile Gallery; demon- 
Btrations of wireleas telephony in the Shell Gallery, with the aid of 
loud-speaking telephones, formed a novel feature of the entertain- 
ment, and refreshments were served in the usual places, In spite 
of the weather, which was by no means clement, the function was 
marked by the customary success, and many old friends availed 
themeelves of the opportunity to forgather in such pleasant 
surroundings. 

Roentgen Soclety.—A meeting of the Roentgen Society will be 
held at University College, Gower Street, W. C. 1, on Thursday. July 
15th, at 9 p.m., when an address will be given by Dr. W. D. 
Coolidge, chief of the research laboratories of the General Electric 
Co., Schenectady, U.S.A. Members of the Institution of Electrical 
Engineers are cordially invited to the meeting. 
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he Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELEOTRIOAL REVIEW posted as to their movements, 


The Melbourne Age states that Mr. W. Н. SroNk, chief 
electrical engineer of the Victorian (Australia) Railway Depart- 
went, is retiring, having reached the age limit, and it is under- 
stood Mr. H. F. Caldwell, assistant electrical engineer, will be 
appointed to the position. 

Acting on medical advice, Mr. DUDLEY Docker has resigned 
his seat on the boards of Vickers, Ltd., the Metropolitan 
Carriage, Wagon, and Finance Co., and the Patent Shaft and 
Axletree Co. 

Mr. W. G. Watson, managing director of W. G. Watson & 
Co., Ltd., of Sydney, is now.in this country purchasing elec- 
trical and other goods and arranging new representations in 
Australia. British manufacturers can communicate with him 
c/o The Editor, The EugCTRICAL REVIEW. | 

Mr. E. W. SunLow, on the occasion of his marriage, has 
been presented by the management and staff of Fuller's United 
Electric Works, Ltd., Woodland Works, Шога, with a silver 
tea service. 

Swindon T.C. has increased the salary of the general man- 
ager of the electricity and tramways departinent to £460 a 
year, and that of the electrical engineer to £450, both as from 
March 3lst last. 

An interesting function is being arranged at Glasgow in 
honour of Messrs. W. W. LackIE and ARCH. Paar on their 
recent appointments as Electricity Commissioners. The pre- 
sentations will take the form of illuminated addresses enclosed 
in oak caskets. 

Prof. Sir JohN CADbMAN, K.C.M.G., D.Sc., University of 
Birmingham, Mr. W. B. Harpy, Soc.R.S., Gonville and Caius 
College, Cambridge, and Prof. Sypney Youna, D.Sc., F.R.S., 
Trinity College, Dublin, have been appointed by an Order of 
Council dated June 24th, 1920, to be members of the Advisory 
Council to the Committee of the Privy Council for Scientific 
and Industrial Research | 

We learn from Société Anonyme Brown, Boveri & Cie. of 
Baden, that Mr. A. C. EsoraLL, who for many years has been 
in charge of their interests in Great Britain, has recently been 
appointed, an executive director of the company. 


Obituary.—Mn. E. Т. Мкр. Тһе death has occurred from 
a sudden seizure of gastritis, followed by peritonitis, of Mr. 
E. T. Ward, a Derbyshire electrician in the employ of the Great 
Central Railway Co. He was only 42 years of age. 

Lorp DowNHAM.—We regret to report that Lord Down- 
ham (Mr. Hayes Fisher, as he was known before he became 
a Peer) passed away on July 2nd from heart failure after an 
operation. Lord Downham, who was 67 years of age, had 
been for many years connected with the financial side of the 
electrical supply industry. He was chairman of the West- 
minster Electric Supply Corporation, and a director of the 
Central Electric Supply Co. 

Mr. Henry GREENWOOD.— We regret to record the death, at 
the age of 83 years, of Mr. Henry Greenwood, a director of 
Greenwood & Batley, Ltd., of Leeds. | 

Herr Cart DriHLMANN.—The death is announced from 
Berlin, at the age of 63 years, of Herr Carl Dihlmann, one 
of the directors of the Siemens-Schuckert Co., of that city. 
"The deceased was an authority on works organisation. 

Mr. C. McLEAN.—The funeral took place last week of Mr. 
Charles McLean, chief electrician for many years at Lord 
Ellesmere’s collieries and workshops in Walkden and adjoin- 
ing districts. 'The deceased gentleman, who was 69 years of 
age, had originated many improvements in Lord Ellesinere’s 
industrial electrical installations. He died suddenly whilst on 


a visit to Blackpool. 


Long Transmission Lines.— According to Mr. P. Bunet, 
in the Revue Générale de Г Electricité, 500 km. and 100,000 volta 
per phase represent the limits of transmission distance and preasure 
with lines of the ordinary construction. The author then shows 
that by using the so-called ‘ quarter-wave" construction, lines of 
1,000 to 1,500 km. become a practical possibility. Such a line has 
the usual two conductors for single-phase and three for three-phase, 
but frequency, capacity and inductance have such values that at 
no load the line is in resonance. The current must be maintained 
nearly constant at the generating end, and constant voltage will 
be received at the other, with reasonable regulation, efficiency and 
conductor cost. The theory is explained, a parallel being drawn 
with the effect of sound waves in a tube. It is pointed out that in 
the case of such long lines as those now considered the speed of 
propagation of electricity, hitherto safely negligible, begins to 
assume importance. An example is worked out of a line 1,200 km. 

Jong at 50 periods, transmitting 75,000 Kw., and tables are given of 
efficiencies at various loads and power factors, and of pressure dis- 
tribution throughout the line. Such lines would only be practicable 
for the transmission of power in bulk to the distant point without 

services en route. With regard to the problem raised by the necessity 
for constant current generators, the author refers to the possibilities 


of collector type alternators. = 
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NEW COMPANIBS REGISTERED, - 


Essex Light Railway and Property Co., Ltd. (168,626) .— 
June 28th. Capital, £10,000 in £1 shares. To 
construct and work light railways or tramways in Essex or elsewhere. ‘Tite 
subscribers (each with one share) are: A. D. Holmes, 40, Ludgate Hill, E.C.4, 
› . Wills, 44, Wavendon Avenue, Chiswick, 
managing clerk. The first directors are not named. Solicitor: C. Greenwood, 
1, Mitre Court Buildings, Е.С, 


Yorkshire and District Electric Lamp Repairing Co., Ltd. 
(168,647).—Registeced June 28th. Capital, £30,000 in £1 shares. To take over 
a certain licence prano or to be granted by the Allies Electric Lamp Repair- 
ing Co., Ltd., to C. G. Gordon-Young, and to carry on the business of manu- 
facturers, importers, exporters and airers of and dealers in electric lamps 
of all kinds, electric light and general engineers, &c. The first directors are: 
H. J. M. Cockayne, 42, Kingfield Road, Sharrow, Sheffield; A. S..Lee, 10, 
Taptonville Road, Shetield; A. C. Davy, 10, Oak Park, Manchester Road, 
Sheffield; C. G. Gordon-Young, Four Acres, Oughtibridge, near Sheffield; D. 
W. Hogan, 6, Sinclair Road, Kensington, W.; A. W. C. Bower, Wertley, near 
Sheffield. Minimum cash subscription, £1,000. Qualification, £100. Registered 


office; 70, Queen Street, Sheffield. 
Midland Counties Electrical Engineering Co., Ltd. 
Capital, £3,000 in £1 


(168,549).—Private company. Registered June 24th. 
shares, To take over the business of electrical engineers and contractors 
carried on at Smethwick as the Midland Counties Electrical Engineering Co. 
The subscribers (cach with one share) are: W. H. Baker, The Elms, West 
.Smethwick, elerk; C. F. M. Skinner, 96, Arden Road, Handsworth, Birming- 


Һат, clerk. The first directors are not named. Registered office: 196, Sandon 


Road, Smethwick, Staffs. 


Thos. Webb & Sons, Ltd. (168,582).—Private company. 
Registered June 25th. Capital, £100 in £1 shares. To carry on the business 
of manufacturers, importers and exporters of and dealers in ‘glass, electric 
lamp bulbs, tubing and rod, bulbs for miners’ lamps and wireless telegraphy, 
&c. The subscribers (each with one share) are: D. D. Smith, 11, Finsbury 
Park Road, N.4, solicitor; G. W. Waspe, 325, Hertford Road, Waltham Cross, 
Herts, clerk. The subscribers are to appoint the first directors. Solicitor: C. 
W. Austin, 6, Austin Friars, E.C. Registered office: 6, Austin Friars, E.C. 


Castleton Electric Co., Ltd. (168,622).—Registered June 
98th. Capital, £125,000 in £1 shares (50, 6 per cent. cumulative preference). 
To carry on the business of electricians, electrical and mechanical engineers, 
dealers in electricity, motive power and light, switchgear makers, &c., to 
acquire all the issued shares of Whipp. & Bourne, Ltd. (incorporated in 1915), 
and to adopt an agreement with S. Whipp, C. W. D. Bourne, F. Whipp, 
Walker, E. Tweedale and L. Tweedale. The first directors are: S. Whipp, | 
Pilstone, Llandogs; C. W. D. Bourne, Roche Hill, Rochdale; F. Whipp, Bam- 
ford Cottage, Rochdale; R. Walker, Kingswood, Rochdale; E. Tweedale, 
Rhyddings, Rochdale; L. Tweedale, Beaumonds, Rochdale. Minimum cash 
subscription, £5,000. Solicitor: J. A. Hudson, The Butts, Rochdale. 


Seal Co. (London), Ltd. (168,953).—Private company. 
Registered June 9nd. Capital, 21,000 in £l shares. To manufacture, install 
and deal in electrical, chemical or electro-chemical or mechanical and mag- 
netic, galvanic and other articles and apparatus, and to adopt an agreement 
with R. S. Atherstone, F. A. Fraser and F. Н. Brewerton. The first directors 
are: F. Н. Brewerton, 370, High Road, Willesden Green, N. W.; К. S. 
Atherstone, 38, Cossington Road, Westcliff; F. A. Fraser, 870, High Road, 
Willesden Green, N.W., Solicitor: G. O. White, 31, Great James Street, Bed- 


ford Row, W.C. 
Watt Motors, Ltd. 168,712) .— Private company. Regis- 


tered June 30th. Capital, 225, 000 іп EI shares. To carry on the business of 
marine, mechanical, civil, electrical, steam, gas, venti'atiag and hydraulic 
engineers, manufacturers of motors, tools, &c. The subscribers (each with one 
share) are: C. W. King, Pentre Gwylin, Llanishen, shipowner ; G. St. J. Day, 
83, Grove Park, Camberwell, S.E., electrica] engineer. The first directors are 
to be appointed by the subscribers. Registere office: Premier House, 150, 
Southampton Row, W.C. , | 
Woodcrow General Mechanical and Electrical Heating, 


Engineering Co., Ltd. (168,737).—Private company. Regis- 
te July 18. Capital, £3,000 in #1 shares. To take over the business 
carried on at High treet, Stourbridge, under similar name, and to adopt an 
agreement with А. Pasfield. The first directors are: A. Pasfield, 118, High 
Street, Brierley Hill, mechanical and consulting engineer; E. Crowther, 8, 
Hagley Road, Stourbridge, mechanical and consulting engineer; T. R. Atkin- 
son, Cairngorm, Ilfracombe, ropemaker. ^ Solicitor: T. F. Bache, Lombard 


Street, West Bromwich. 


Electric Brass Wares, Ltd. (168,534).—Private company. 
Registered June 24th. Capital, £1,000 in £1 shares. To ca on the business 
of electrical and mechanical engineers, manufacturers of and dealers in elec- 
trical wires, cables and flexible cords for lighting, power, telephone and wire- 
less works, automobiles, high and low tension cables, wires for dynamos, motor 
instruments and accessories for lighting, power, telephones, aeroplanes, auto- 
mobiles and motor cycles, &c. The first directors are: F. C. Blackwell, The 
Allmands, Great Crosby, Lancs.; A. B. Gregson, 8, Wellesley Terrace, Princes 
Park, Liverpool; J. Roberts, 15, Calderstones Road, Liverpool. Secretary: T. 
E. A. Killip. Solicitor: J. Roberts, 5, Harrington Street, Liverpool. Regis- 
tered office: 21, Tempest Hay, Liverpool. 


Stewart Thomson & Patrick, Ltd. (168,596).—Private 
company. Registered June 25th. Capital, £3,000 in £l shares. To take over 
the business of an clectrical and mechanical engineer carried on by S, R. 
Thomson at Palace Chambers, 91, Victoria Street, Liverpool, as ' Stewart 
Thomson & Son." The first directors are: S. R. Thomson (managing director), 
11, Mount Stuart Square, Orrell, Bootle, Liverpool; T. A. Patrick, 35, Bank 
Street, Bootle; R. D. Kilgour, 36, Sydenham Avenue, Sefton Park, Liverpool; 
E. R. Patrick, 33, Bank Street, Bootle. Solicitor : J. E. M. Crowther, 23, 
Abingdon Street, Westminster, Registered office: 10 and 129, Hart Street, 


Liverpool. | 
nee D Е 


OFFICIAL RETURNS ОР BLECTRICAL 
COMPANIES. 


Portable Electric Motors (1919), Ltd.—Debenture dated 


June 16th, 1920, to secure £5,000, charged on the company's undertaking and 
propert resent and future, including uncalled capital. Holders: D. ў. Н. 


nne F. Eley and A. J. Hopewell, 15, Bishopsgate, E. C. | 

British Mica Co., Ltd.—Particulars of £1,500 debentures 
authorised by resolutions of April Ist and May 6th, 1920, amount of present 
Issue £700. Property charged: the company's property, present and future, in- 
cluding uncalled capital. No trustees. 

James Keith & Blackman Co., Ltd.—Satisfaction in full 
on June 16th, 1920, of debentures dated December, 1901, securing £1,000. Also 
1006 on June 22nd, 1920, of £1,100 debentures, part of a series algeady regis- 
tered. 

б. Weston & Sons, Ltd.—Particulars of £999 debentures 
authorised June 11th, 1920, whole amount issued. Property charged: the com- 

any's undertaking and property, present and future, including uncalled capital 


o trustees, 
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Wellingborough Electric Supply Co., Ltd.—Debenture 
dated June 16th, 1920, to secure all moneys due or to become due from the 
company to mortgagces, charged on the company's undertaking and property, 
.present and future, including uncalled capital. Holders: Northampton Electric 
Light and Power Co., Ltd. Also issue on same date of £700 debentures, part 
ol a series. | | y | | | 

Ozonair, Ltd.—Satisfaction in full on May 12th, 1920, of 
charge dated May 24th, 1918, securing all moneys due or to become due from 
the company to bankers. 


Engineering Components, Ltd.—Debenture dated June 
18th, 1900, to secure £1,900, charged on the company’s undertaking and pro- 
perty, including uncalled capital. Holder: C. Gordon, 16, Priory Mansions, 
Drayton Gardens, S.W. 


_ Hindhead and District Electric Light Co., Ltd. (75,361) .— 
Capital, £30,000 in £1 shares. Return dated June 22nd, 1920. 25,000 shares 
2 up. £14,500 paid. £10,500 considered as paid. Mortgages and charges, 
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Vo C . , The net profits for the year ended March 
General Electric 3151, 1920, amounted to £630,144, as com- 
Co., Ltd. pared with £450,528 in the previous year. 
E NE Adding the amount brought forward 
£141,502, there is a total of £771,646. After deducting de- 
benture stock interest £3,000, depreciation 485,329, grants to 
dependants of men on active service and contribution to pension 
fund £6,766; 64 per cent. dividend on " A preference shares 
£107,620; . transferred to reserve account £120,000, there is 
an available balance of £418,923. А dividend of 10 per cent. 
per annum, free of income tax, on the ordinary shares will 
require £122,500, and a further grant of £40,000 is made to 
euperannüation trust fund, leaving to be carried forward 
(subject to excess profits duty) £251,423. The results are, in 
the opinion of the directors, most satisfactory, especially as 
they have been obtained during a year of reconstruction. The 
capital employed during the year was nominally three million 
pounds, but considerable credit was placed by the bank at 
the disposal of the .company. The new issue made by the 
company in March, 1920, affects the year under review only 
in so far as a large part of 1t has been used to repay the bank 
for the advances it had made, which, up to March ЗІК, were 
employed in the development of the following assets appear- 
ing in the balance sheet: Approximate addition to—Freehold 
land and buildings, £200,000; Kingsway expenditure, £40,000; 
plant and machinery, £100,000; excess of trade debts over 
liabilities, £600,000; stock in trade, £400,000; trade invest- 
ments, £450,000; total, £1,690,000. From the nature of this 
expenditure, it is apparent that a considerable proportion 
is not vet productive, mainly on account of the slow progress 
-of essential building operations. The latter include erection 
of large telephone and ebonite works at Coventry, extension 
‘af engineering shops and new buildings for switehgear works 
at Witton, new administration buildings and club build- 
‘Ings at Witton, extensions to the Lemington glass works, 


Qsram lamp works, and to the turbo works at Erith, 
and finally the completion. of the company’s building 


in Kingsway. The last is becoming daily more necessary, 
as the company, in consequence of its growth, is at present 
compelled. to carry on its adininistration in London in 28 
different buildings. The company's works are fully emploved 
and, to judge bv orders in hand, they are likely to remain 
so throughout the coming financial vear. Independently of 
its factories, the company has now established in the United 
Kingdom 31 sales branches and depots; the overseas branches 
‘and depots number fifteen. The nuinber of employces exceeds 
15,000; a considerable addition is anticipated as soon as the 
works in process of building are completed. The contributory 
‘pension scheme came into effect on January Ist this vear, 
and has met with a gratifying response from the company’s 
employés. The annual cost of this scheme to the company 
will approximate £20,000. Almost all the company's allied 
and subsidiary enterprises continue to be satisfactory, the 
` notable exceptions being some small supply companies, such 
as Maderia, Frinton, and Macclesfield, which have all suffered 
through conditions created by the war. Mr. Н. P. Wells 
having accepted a position of greater responsibility with the 
company, the assistant secretary, Mr. L. C. Gamage, has 
been appointed secretary. Owing to the death of Mr. William 
Warburton, one of the trustees for the debenture ‘stock 
holders, it is proposed to appoint Mr. Edward Manville, M.P., 
as a trustee in his place. Annual meeting, July 13th. 


uon | The report for 1919 states that the aver- 
Anglo. Portuguese age rate of exchange for the vear was 
Telephone 25 13 / 16d., as compared with 303d. for the 
Co., Ltd. previous vear. The capital expenditure 

[ . amounted to £39,006, as compared with 

£28,927 for 1918. An issue of 250,000 new ordinary shares 
of £1 each was made in December last at par. The profit 
and 1055 account shows a gross income of £109,313 (against 
103,057), of which operating, management, and general ex- 
penses absorbed 476.238 (against £75,779), and = rovalties to 
the Portuguese Government 43.277 (against 43.107), leaving 
a gross profit of £29,797 (against 427.071). After payment of 
Income tax £2,768, providing for debenture interest £3,590, 
and sinking fund £2,005, and writing off £9,965 (being one- 
third) of the expense attending the issue of extension deben- 
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ture stock and new ordinary shares, tbe amount for disposal 
(including 48, 207 brought forward) is £19,675. The directors 
recommend a further dividend of 4 per cent., less tax, making 
7 per cent. for the year, leaving a balance of 48,828 to be 
carried forward. Owing їо. the persistent advance in wages 
and the greatly enhanced cost of ‘material of every kind, 
says the Financial Times, the company’s profits had recently 
undergone serious contraction, but the. Portuguese Govern- 
ment has just authorised a substantial increase in the com- 
pany's charges as from June Jöth, 1929. . . TP ue 

Sir George Touche, --Bart.,- presiding at 


Anglo-Argentine the annual meeting, referred €o the death 
Tramways of the late chairman, Mr. J. B. Concanon, 
Co., Ltd. and to the rearrangements of the board 


consequent thereupon,: and upon the re- 
moval of German elements from the directorate. owing to 
the war. No German element in the company -would 
be acceptable to the British, French, er Belgian sharebolders. 
For the plain citizen, the war inust blunt the edge of inti- 
macy for this generation at least. While the dividends were 
still heavily in arrear their position was not nearly so de- 
plorable as а year ago, und there wae every promise that a 
reasonable prosperity awaited them in the early future. The 
abnormal conditions. under Which they had been working 


for some years continued to press hardly upon them during 


the year, but he hoped that that period marked the close 
of a very disagreeable era in the company's history. The 
main adverse conditions were the excessive cost of electric 
energy caused by the dearness of fuel and freights, the need 
for increased wages to meet the higher cost of living, and the 
reduction in the number of hours of work. They had also 
suffered from the general upheaval in the labour world. 
After referring to the strike of last year, the epeaker, in 
reviewing the accounts, said that the redeeming feature of 
the vear’s operations was the continued and eteady increase 
in the traffic receipts, notwithstanding an estimated loss 
of about £50,000 due to the labour troubles, This indicated 
a great revival of business activity in Buenos Aires. The 
number of passengers reached the record total of 370,734,985, 
an increase of 6.14 per cent., although the car mileage was 
greater by only 1 per cent. The system now consisted of 
3954 miles of single track. Last year they carried 937,383 
passengers per mile of route. The average fare paid was 
2.014. per passenger. The seating, capacity of the cars is 
32 and trailers are employed. The working expenses reached 
the high level of 78 per cent. of the gross receipts. The total 
expenditure for the year amounted to £2,573,742, being an 
increase of £198,178, or 8.35 per cent. Under the head of 
traction, £532,186, chiefly cost of electric energy, there was 
a small decrease of 424.934. It was, nevertheless, an en- 
couragyng sign. It showed that the tide of ruinous prices 
was on the turn, although it would not go back to the pre- 
war level. In the year 1918 when coal delivered at Buenos 
Aires was little short of £10 per ton, their electric energy 
cost £531,215 over the normal pre-war days, when the price 
of coal was 30s. per ton. They had still an immense amount 
of leeway to make up, and the present fuel situation was 
none too bright. In the vears to come they must expect 
renewals to involve a much heavier expenditure than in 
pre-war davs. He would be disappointed if the results of the 
current year did not enable them to augment considerably 
the transfer to this fund. The holders of the first preference 
shares had not received апу dividend since June 30th, 1917, 
the arrears to December 31st last being £440,000 gross. The 
directors now recommended the payment of a dividend on 
these shares, less income tax, in satisfaction of the arrears 
for twelve months to June 30th, 1918, absorbing £123,200. 
A full year's interest at 5} per cent. would, of course, be 
£176.000. The difference of £52,500 was deducted from the 
shareholders to pay income tax. Although the amount brought 
into revenue from 1918 would be reduced by this payment 
from £53,042 to 452.309 the directors were of opinion that 
the payment of arrears should be dealt with as promptly as 
prudence would allow. They had received the figures for 
the first five months of the current vear, and they encouraged 
the hope that it might be possible to make increasing pav- 
ments on account of arrears, and so ultimately to resume the 
regular payment of current dividends. The estimated figures 
showed that the current dividend on the first preference 
shares had been more than earned. Withont making any pro- 
mise. the results encouraged their expectation that they might 
be able to рау off another vear’s arrears of dividend on the 
first preference shares before very long. On the second pre- 
ference shares no dividend had been paid since December 
31st. 1915. There were thus four years of arrears, amounting 
to £550,000. It would be unwise to forecast any date when 
the payment of these arrears was likely to be commenced, 
but, if labour conditions remained tranquil. the further de- 
mands on the sorely tried patience of the shareholders might 
not be excessive. The ordinary shareholders. had had no 
return on their invested capital for six vears. The sufferers 
in that respect. were the Société Générale at Brussels. who 
controlled. the ordinary share capital, and whose. patience 
certainly deserved to be rewarded, for during all that time 
they had never grumbled, but had always done every- 
thing they could to strengthen the company and sup- 
port the hands of the directors in following a careful 
and conservative financial policv. When it was remem- 
bered that, in the year 1913, a dividend of 6{ рег 
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cent. was paid on 4, 250, 000 ordinary share capital, while 
the average of the two previous years was 8 per cent., they 
would realise how far they had fallen from pre-war prosperity, 
and how irresistible was the company's claim to a revision 
of tariffs. That revision has now been authorised, and should 
have а favourable effect on future revenues. He did not claim 
that they had got all they wanted, or all that was desirable, 
even in the public interest. The settlement was necessarily 
a matter of some adjustment. The essential provision was 
that a tariff of 12 cents was to be applicable everywhere— 
on the surface lines and in the subways—where previously 
they charged 10 cents. The increase of 2 cents paper was 
fixed for a term of three years. The 12-cent rate was inau- 
gurated on April 10th. Some small awkwardness was experi- 
enced on the first day, arising out of difficulties of payment 
and change, but these soon disappeared. 'lhe new tariff was 
now working smoothly, and the effect on the receipts was 
already noticeable. They were trusting to the increase in 
fares to enable them to meet the heavy additional burdens 
which tbey now' had to bear, but they looked chiefly to the 

owth of traffic for an improvement in the margin of profit. 

he chairman concluded his speech with a cordial welcotne 
to Mr. Pedriali, thé manager in Buenos Aires, who was now 


в director. | | 
i Mr. Samuel G. Bibby, the deputy chair- 
Aluminium man, presided at the annual meeting held 
Corporation, ^ on June 30th at the Great Eastern Hotel, 
Ltd. E.C. Proposing the adoption of the report 


mE | and the balance sheet for the three years 
ended December 31st last, he said that the issued capital 
since the date of the last accounts showed an increase of 
£67,210. The first debentures had been reduced by the first 
half-year's operation of the sinking fund, and an issue of 
£50,000 second debentures had been made to meet heavy 
capital expenditure. Mortgages had been increased by £22,023 
due to the expensive purchases of land for the purpose of 
extending the company's water rights. The profit and loss 
account for the three years, before deducting debenture and 
loan interest, showed the figure of £129,955, or an average of 
just over £43,000 per annum. at had enabled them to pay 
the preference dividends for 1917 and 1918, leaving а balance 
of £60,623. After paying the preference dividend for last 
year, the board recommended that £30,000 of the balance 
be placed to а reserve account for special depreciation and 
possible: Imperial taxation that might be imposed. £331,485 
had been expended during the past three years on additional 
works. That item included the construction of the Llugwy 
dam giving s storage of seventy million cubic feet, which 
had been completed during the present month, and the work 
for the «onstruction of the Cowlyd Dam, which they hoped 
to complete early next year. The latter had at present reached 
the stage when the concrete core wall was above ground 
level, being the most difficult and costly operation of the 
undertaking. That dam when completed would have а storage 
capacity of four hundred million cubic feet, and was being 
erected under the powers of the special Act of Parliament 
which was passed during the war period. They had also 
constructed at Dolgarrog a large extension to their rolling 
mill, which had proved a satisfactory addition to their plant. 
A new recasting shop had been erected and fitted; and the 
area of the works very considerably increased. A new 3-phase 
alternator and switchboard of 1,900 kw. capacity with direct 
coupled exciter had been purchased and installed, together 
with a 34,000-volt transformer, and further plant had been 
provided for the extended rolling mill. The investments and 
loans to subsidiary companies stood at £18,167, which was 
some £8,000 less than in the last accounts. The stocks stood 
at £77,191, which was not excessive for the amount of their 
turnover. Sundry debtors at £43,999 16s. 9d. were the usual 
trade items. The total figures of the balance sheet for the 
first tune exceeded the sum of one million pounds, and showed 
in some measure the great expansion that had taken place 
in the business. The Corporation had guaranteed the prin- 
cipal and interest on £150,000 debenture stock in an associated 
company, and it was not necessary for him to dilate upon 
the services that Mr. Kenneth M. Clark, the chairman, had 
rendered the company. during the very difficult period that 
they had gone through. Не had on each and every occasion 
come to the aid of the company in the most generous manner, 
and he could confidently say that it would have been abso- 
lutely impossible for any such statement as the present to 
have been produced, had it not have been for the continuous 
and very extensive financial assistance he had given. During 
the period under review an opportunity occurred for the 
urchase by the company of the controlling interest in the 
North Wales Power & Traction Co. That company was really 
the parent company of the Aluminium Corporation, and it 
was that company which sold to the Aluminium Corporation 
a portion of its estate, which was the original watershed of 
the Corporation. The two companies were working to some 
extent in opposition, and bearing in mind the fact that the 
two stations were connected by а 20,000-volt transmission 
line. they -would easily perceive the great advantages of the 
amalgamation. Mr. Clark very generously found the amount 
required in hard cash at a most difficult financial period, for 
the purpose of the purchase, and accepted for the money 
first debentures in the North Wales Power & Traction Co. 
Since the date of the purchase new machinery had been in- 


stalled in both power stations, the transmission line had been 


strengthened, and they were now working in unison to the 
manifest advantage of. both companies, That, purchase, 
coupled with the purchases of land that had been made during 
the last three years, gave the company the only economical 
storage ground for water in Snowdonia, and it had соп. 
solidated and strengthened the position, in' a manner that 
would appear, he confidently believed, in the future history of: 
the undertaking. The crux of the whole position with regard. 
to the company rested upon the amount of electrical energy: 
generated, and that,.of course, entirely depended on the 
water storage. A great deal had been done in that direction, 
they had an output now three times what it was in the early. 
years, but they still had a considerable water storage un- 
developed, and they were as yet unable to provide a dividend 
for the ordinary shareholder. In conjunction with the. 
North Wales Power & Traction Co., they now had large 
possibilities with regard to the sale of electric energy to towns, 
quarries, and other industries, in addition to their own con- 
Wurde and the board felt that there was every prospect 
of their being able to pay а dividend on the ordinary shares 
providing the necessary developments could be carried out, 
but that, of course, meant further heavy expenditure on 
capital account. New dams to conserve the rainfall must 
be constructed, further pipe lines were needed, and a new. 
power house must be built. So far they had not been able 
to see their way to meet those requirements, a great deal 
had been done, but a great deal more remained to be carried 
out. The matter was receiving the careful consideration of 
the directors, for they were confident that the extensions 
would yield a very handsome profit, especially having regard 
to the fact that a great deal of the expenditure which had 
already been made would be contributory to those new 
works, but in what form the necessary and essential expendi- 
ture could be met he was unable at the moment to say. He 
would, however, call their attention to the fact that that 
was the only high pressure hydroelectric scheme in operation 
in England or Wales. The Government was taking a keen 
interest in the development of water power, and the position 
of the country with regard to coal made it a national duty that 
water power of that description should be developed to' its 
fullest capacity. A great deal has been said as to the Govern - 
ment providing the necessary funds, but they really could 
not expect any Government to do all the development work 
required by the country, nor personally did he think that 
that would be a wise course. England has obtained her pre- 
eminence in the commercial world by the initiative of her 
people, and it was, in his opinion, very much to be desired : 
that that policy should. be continued, and that enterprises 
of that sort should be carried out by private capital, but 
of course labour was difficult and taxes.were heavy. Unfor- 
tunately they were one of those companies upon which excess 
profits duty fell with exceptional severity, for they did 
not rcach remunerative production before the standard : 
period, the result was that they were handicapped by 
the figures established for -that period. The continuation of 
that duty, was, to his mind, to be deplored, and he could 
not help expressing the opinion that if the Chancellor of ^ 
the Exchequer realised how greatly that tax was hampering ` 
the development of undertakings of that class and character: 
he would certainly not have increased it. The great need to 
his mind was stability; he certainly thought the continuation 
of the excess profits duty beyond the actual war period a 
great mistake, but they, of course, realised that the national 
expenditure must be met, and if the Government found that 
they were unable to raise the necessary revenue by any other : 
means than that of continuing the duty, then he would sug- 


. gest that it should for the present year be not more than 


50 per cent., and that a definite undertaking should be given 
that it would either be abolished after this year or reduced 
bv at least 10 per cent. each year until it was extinguished. 

That would, in his opinion, make the raising of capital а very 
much simpler problem, and it would ensure that when the 
tax disappeared the expansion of business in this country 
would have more than made good any deficit in the revenue 
accounts. Although the production of aluminium had been 
greatly increased during the war, particularly in America 
and Norway, he was glad to say that the demand had kept 
pace with the supply, and they had found no difficulty in: 
disposing of their output. When the Government decided to 

dispose of their stocks of aluminium, they took over a con- 
siderable portion of the metal, which had been duly marketed. 
The chief difficulty of the outlook was the question of supplies 

of raw material; the freight market showed signs of easement, 

but the costs of production had been considerably increased 
bv the continubus rise in wages, coupled with the reduction 
of working hours and cost of coal, and it was now a question 
whether wages had not reached their economical limit. 
There was a further possibilitv of the French Government 
placing an export duty on bauxite, their chief raw material; 
in which case they would be obliged to interest themselves 
in the considerable deposits of the ore known to exist in 
the British Empire, and the board had at present under con- 
sideration certain negotiations in that direction. In conjunc- | 
tion with their interest in the North Wales Power & Traction : 
Co., thev were arranging to use a portion of their electricity 
for public supplies. and had in hand at the present moment 
the construction of а high voltage transmission line, con- 
necting their works at Dolgarrog with the towns of Colwyn - 
Bay and Llandudno. ` „ 
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Addressing the annual meeting, on June 
29th, Mr. G. M. Booth said that having 
regard to commercial conditions in general, 
they were determined to pursue a policy 
of extreme care, and were doing everything possible to con- 
solidate their position and resources. Consequently the year's 
trading had been quiet and the profits moderate, and the 
current year was likely to find them less aggressive and satis- 
fied if they held their own without loss. It would be a mis- 
take to embark on any large enterprise at this juncture about 
the completion of which, on financial grounds, they did not 
feel entirely independent of money market conditions. The 
period of readjustment after the war had begun. It would 
certainly last some years, and in the earlier stages some 
acute momenta of distress were bound to occur, and in his 
opinion the year 1920 was bound to contain perhaps the most 
‘acute of these crises. The general trading business, which 
they now conducted under the name of J. G. White Com- 
mercial Co., had been working under particularly difficult 
conditions. They were progressing satisfactorily. As with 
the engineering business, they were pursuing a conservative 
course, and while every inonth showed handsome increases 
in turnover, they could grow much more rapidly if they 
were ready to do so, but strictly conservative finance neces- 
sitated the turning down of quite a number of orders. The 
result of the amalgamation of their own construction depart- 
ment with that of Messrs. Dick, Kerr & Co., Ltd., was 
entirely satisfactory. 


Mr. E. Garcke, M.I.E.E., presiding at 
ihe annual meeting, on Friday last, said 
that during the past year Parliament had 
passed two Acts with a view to the ame- 
lioration of the adverse conditions in the 
electrical industry. The Electricity Bill contained no asser- 
tion of abstract principles of freedom, but it met unquestion- 
able evils by practical remedies. The Act did not remove all 
their grievances, but it authorised the appointment of Com- 
missioners whose functions, they understood, were to examine 
the conditions and to legislate for the varying circumstances 
of particular cases consistently with general policy. That was 
the form of regulated freedom for which they petitioned. 
The Government had given them that measure of freedom, 
but had made the reservation that it would enact the objec- 
tionable clauses which the House of Lords deleted. It was 
to be hoped that the Government would announce at an early 
date its abandonment of that policy, for it was undoubtedly 
true that further uncertainty had a serious deterrent effect 
on enterprise in that important key industry. The other 
Act—the Tramways (Temporary Increase of Charges) Act, 
1920—was of importance to the electrical tramway industry. 
Tramways were overrun by increased costs, but were not 
allowed to keep up with increased prices and charges. The 
Ministry of Transport had, however, come to their rescue, 
and, he believed, was doing everything it could to enable 
those undertakings to hold their own. Referring to questions 
of general interest, he said thát the existing financial and 
industrial conditions of the world gave rise to anxiety. The 
need at the moment was that the simplest truths of economics 
should be observed by all. War meant destruction of wealth, 
and they could not be as wealthy after the destruction as 
before until the loss was made good by new production. In 
the next place, the war had changed their outlook with regard 
to many social questions; the working classes rightly claimed 
an improvement in their status. That claim should be met 
not in а haggling spirit, but by fair and sympathetic discue- 
sion of the economic and social principles involved. If, as 
had been said, the country had reached its taxable limit 
because there.was no satisfactory alternative to the admittedly 
bad tax on so-called excess profits, then the only remedy 
was ruthlessly to curtail national expenditure. This country 
was again in a favourable position for securing world-wide 
industrial prosperity, because foreign competition wag not 
effective. and practically the whole world was clamouring 
for British eds but it could not enlarge and extend its 
foreign trade if taxation beyond its capacity discouraged in- 
dustry dnd encouraged extravagance. The excess profits duty 
had those effects, as every industrialist knew. Until the 
world's production overtook consumption, prices would not 
соте down, and it would be a serious matter for producers in 
this country if the simple remedies of earning more and 
spending less were delayed, and they had to look for relief 
in the form of foreign competition. The dangers of high 
prices are great to every section of the community. The 
labour situation was now discussed bv all, but sufficient. con- 
sideration was not, he thought, given to some of its aspects. 
The wages system which regulated the relations between 
capital and labour during the past century on the principle of 
unregulated supply and demand, had broken down under the 
stress of the friction to which it had given rise. The Whitley 
Councils had brought the labour unions and the organisations 
of emplovers together. So far, good. Those Councils per- 
formed the function of cutting a thorny path through the 
jungle of premature ideals and over-ripe realities. but in the 
absence of guiding principles of national application, the 
nath had no clear direction and no recognisable alignment. 
It was a continuation of the old struggle with changed pro- 
cedure: labour demanded more, employers resisted and finally 
vielded; then the process was repeated. But no one knew 
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the end. They needed further co-ordination of interests, and 
the most helpful suggestion at this point was that the Whitley 
Councils should be tederated for debate and decision on the 
root questions underlying the labour situation viewed nafion- 
ally and not only sectionally. In the present case capital 
did not fully adnut the social rights of labour, and labour did 
not fully recognise its moral obligations to society. Proceed- 
ing to refer to the results of their federated public utility 
undertakings, excluding the London companies, he said the 
receipts were £2,647,000, an increase of 4245, 000; the expenses 
were £1,941,000, an increase of £339,000; the working balance 
was £706,000, or £94,000 less. The percentage of working 
expenses to gross receipts was therefore 74 per cent. in 1919, 
compared with 67 per cent. in 1918. They did a larger volume 
of work but made less profit, both absolutely and relatively 
—not a satisfactory result, but unavoidable though regrettable. 
The operations of the London undertakings had produced 
even worse results. They had a total investment of over 
£700,000 in the London group of tramway, omnibus, and 
electricity supply undertakings. "During the past two years 
they had had a net revenue of only about £8,000 per annum 
on the portion of that capital represented by debentures and 
some preference stocks. In 1913—the year before the war— 
they received over £25,000 on about £75,000 smaller invest- 
ment, and they then had good reason to hope that the yield 
would improve. The falling away of the profit on the Lon- 
don undertakings had told heavily against them. In the case 
of their provincial undertakings, comparing only like with 
like, and eliminating incomparable undertakings, the operat- 
ing profits had, in the aggregate, increased since 1913. If 
the London companies had done approximately as well, the 
revenue account of the B.E.T. Co. would be at least £20,000 
per annum better than it was. The tramway and omnibus 
companies of the metropolis had increased their traffic receipts 
between 1914 and 1919, but their expenses had increased in 
a much larger ratio, and at the beginning of this year they 
were not earning sufficient to meet their actual expenses. It 
was difficult to give a satisfactory explanation why the Lon- 
don results were so much worse than those of provincial 
undertakings—the reasons were many and complex. All the 
transport services in the London area—the tubes, omnibuses, 
company-owned tramways, and municipal tramways—were 
reciprocally competitive, producing difficulties which even 
administrative co-ordination could not entirely remove, There 
was always a tendency for the lowest fares and the highest 
wages on any of the services to become the standard for all 
the undertakings. There was no doubt that basic wages were 
higher in London than on their provincial undertakings, and 
the cost of fuel and of all other materials was prono higher 
also. Moreover, distances were greater and longer travel 
had to be allowed for the minimum fare. Workpeople were 
carried at а loss. Lord Ashfield, the chairman of the London 
and Suburban Traction Co., at the annual ineeting in May 
last, expressed the belief that the public would pay such fares 
as would produce a revenue necessary to keep the undertak- 
ings in а reasonably prosperous condition, but he warned 
those who were constantly agitating for increased wages that 
they could overburden the undertakings and bring disaster 
to themselves and to all those associated with them. Since 
then the Ministry of Transport had under the new Act autho- 
rised the Metropolitan and the London United Tramway 
Co.'s to charge increased fares; but the employés had at the 
same time obtained a further increase of wages, although it 
was not yet known what was likely to be the continued 
result of the increased fares. Speaking of the various depart- 
ments of the business, Mr. Garcke eaid that with regard to 


. the tramways and light railways, the receipts continued to 


inerease; but the expenses increased in а greater ratio, and 
the average increase in fares had been equal to only one- 
tenth of a penny per passenger. "Their automobile business 
was showing satisfactory expansion in various parts of the 
country. The increase in the cost of petrol since pre-war 
days by over 200 per cent. had, however, still further reduced 
the narrow margin of profit; but in the case of omnibuses 
they were not under the ваше restrictions as in the case of 
tramways with regard to the fares they could charge, though 
they had in many cases already reached the economie limit 
bevond which fares could not be raised without discouraging 
travel. In the case of the electricity supply business, there 
was a precipitous falhng off in demand immediately after the 
armistice, but the expenses could not immediately be arrested. 
During the year, however, the output of electricity sold 
gradually increased, and the level of 1918 had been almost : 
restored, a recovery which showed the satisfactory elasticity 
of the pusiness. The main item of expense was fuel, and the 
average price of coal had been much higher in 1919 than in 
1918. In the manufacturing department of the business, 
which was represented bv: the Brush Electrical Engineering 
Co., thev had very good results to show. Owing to the 
industrial lag caused bv the war, all manufacturers of elec- 
trical apparatus were full of orders, and the demand upon 
British manufacturers had been accentuated by the fact that 
foreign competition had been practically eliminated. The 
Brush Co., in which they had a substantial interest, had 
made an excellent showing for 1919. A dividend of 15 per 
cent. had been paid, and there had been a bonus capital dis- 
tribution of 100 per cent. There was a large demand for the 
special manufactures of the Brush Co., and they confidently 
anticipated a continuance of the present prosperity of that 
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company. The chairman dealt in conclusion with the ac- 
counts. He added that the board had acquired an interest in 
a company formed in association with Sir Oswald Stoll to 
produce kinematograph pictures. Mr. Garcke said that was 
his twenty-fifth year of service with the company, and after 
nearly fifty years of strenuous industrial activity he felt a 
desire for leisure to work at other things. He had, therefore, 
resigned the chairmanship of the company, and Mr. J. 5. 
Austen had agreed to succeed him in that capacity. He would 
be willing to remain a member of the board, and if it was 
desired by the federated companies, he would continue to 
act as president of the British Electrical Federation so as 
to avoid any sudden changes in that organisation. Replying 
to a shareholder, the chairman said the matter of paying an 
interim dividend on the ordinary shares had been before the 
board on several occasions. The bulk of their revenue was 
obtained from investments in companies whieh made out 
their accounts at the end of the year; but the risk of paying 
an interin dividend was not a very serious one, and he 
had no doubt the board would give the matter further con- 


sideration. 
For the vear ended March 31st, 1920, the 
Edmundsons’ directors report that after providing for 
Electricity income tax, mortgage and note interest, 
Corporation, and debenture stock charges, the net profit 
Ltd. was £8,099, as compared with £13,638 : 
" for the previous year. With £6,765 


brought forward, the total profit available is £14,865; £4,775 
js to be applied in writing off the discount and issue expenses 
of the £75,000 64 per cent. three year notes, and £10,090 car- 
red forward. Owing to the necessity under present con- 
ditions of conserving the company's financial resources, the 
directors are unable to recommend the payment of the cumu- 
lative preference share dividend. To provide for the imme- 
diate financial requirements of the company, the directors 
have been reluctantly compelled to resort to the issue of 
£75,000 64 per cent. three year notes secured on £100.000 
5 per cent. prior lien debenture stock. The various under- 
takings have suffered severely from their inability to adjust 
pricea sufficiently to meet the constantly increasing costs of 
supply. In the hope of overcoming this difficulty. the 
directors promoted & Bill in Parliament which was rejected 
hv committee. It has. however, served to bring home to the 
authorities the urgent need for relief, and the Electricity 
Commissioners and the Ministry of Transport are now con- 
sidering by what means relief can be most readily afforded. 
In the meantime & large number of applications for sub- 
stantially higher prices have been lodged with the Ministry 
of Transport. Investments in and advances to subsidiary 
and other companies at March, 1990: Shares, £683.210: de- 
bentures, £175,930; advances, £567,928; total, £1,427,068. 


* 


Gross profit 
(before pro- s 

Capital viding for Load — 

expended capital charges connected 

Dec. 31st, and depreciation). in kw, 

Name. 1919 1919. 1919. 
Alderley .. 1% ee E55, N 2, 2 1,819 xw. 
Bromley . i 161,965 11,186 5,1 
Folkestone 08 16,948 6, 
Guernsey 169,499 6,000 5,447 
Isle of Wight 278,295 12,428 6,444 
Ilfracombe RES 85,658 1,168 1,919 
Lancashire Co. 808,565 53,420 29,196 
Lvmington vs 87,149 1,881 911 
Melton Mowbray 48,514 8,110 1,084 
Newmarket " 45,088 2,859 1,177 
North of Scotland 128,188 6,19n 4,559 
Ramsgate s 52,459 4.247 1,679 
Rearboro’ Trams 99,430 2,849 — m 
Balis burv m 74,359 5,815 1,986 
Urban Co. $ 1,577,622 68,221 48,297 
Wycombe 129,497 4,845 8,182 
Cromer 54,603 109 682 
Dorking .. 46,970 2,781 1,814 
Frome  .. 64,741 21 2,922 
Hamilton 85,827 5,817 8,951 
Burbiton .. 72,065 4,642 2,993 
Total 1919 .. . £4,227,129 £908,600 5 `` 129,988 kv 
» 1918 .. 49,912,587 £194,982 


О 112,191 kw. 
Meeting: July 15th. 
At the recent annual meeting. Sir John 


Globe Telegraph Denison-Pender said that the three great. 


telegraph companies, the Eastern, the 
Eastern Extension. and the Western. had 
increased the dividends on their ordinary 
stocks and shares from 8 per cent. to 10 per cent. per annum, 
and as the Globe Co.’s holdings in those companies were verv 
large they were able, in consequence, to increase the dividend 
on their ordinary shares in the same way. During the vear 
the three companies issued new capital. and the proportion 
of new shares thus offered to the Globe Co. represented nearlv 
£700,000. Thev took up the whole of the allotments to which 
thev were entitled. They had sold the whole of their holding 
in the Central & South America Telegraph Co. at a net profit 
of more than £115.000. As the three companies in which 
thev were interested had now announced their intention. of 
paving their dividends, in. future, by equal quarterly instal- 
ments, this poliev might enable the board to equalise more 
nearly than had hitherto been possible the quarterly dividends 
on the ordinary shares of theScompany. However, the finan- 
cial year upon which thev had just entered must clearly be 
treated as an exceptional or transitional one for dividend 
purposes. When the present transitional period was past 


and Trust 
Co., Ltd. 


and the cable companies were paying their full year’s divi- 
dividends on the new shares, the dividends the Globe Co. 
would receive on the new shares allotted to them would 
amount to a little over £70,000, while the dividends the Globe 
Co. were paying on the new shares would only cost them ' 
a little over £60,000 per annum, so that, so far as they could 
humanly foresee, the prospects of the company were exceed- 
ingly good. 


Crompton & Co., Ltd.—The net profit for the year ended 
March, 1920, after providing for depreciation, interest on 
debentures, directors’ fees, &c., and a reserve estimated to 
be sufficient to cover excess profits duty for the year, is 
£52,878, plus £17,409 brought forward. There is put to 
general reserve fund £15,000, to depreciation of investments 
£9,000, dividend of 10 per cent. for the year on the preference 
shares, £13,688. Dividend of 10 per cent. per annum on the 
ordinary shares £14,422, leaving to be carried forward £18,177. 
In view of the continued expansion of the company's business 
and the increase in price of all material, it is considered ad- 
visable that the limitation imposed by erticle 80 on the bor- 
rowing powers of the directors should be removed, and a 
resolution to this effect was to be submitted to the meeting 
yesterday. 


Stock Exchange Notices.—The Committee has specially 
1 0 ae in the following under Temporary Regula- 
ion :— 

Ever Ready Co. (Great Britain). Ltd.—102,007 7 per cent. 
cumulative PAUCIORES preference shares of #1 each, fully 
paid, Nos. 1 to 109,007; and 98,000 7 per cent. cumulative 
participating preference shares of £1 each, 5s. paid, Nos. 
102,008 to 130,007: and 230.000 ordinary shares of £1 each, 
fully paid, Nos. 900,001 to 430,000. 


Prospectus.—Durelco, Limited.—This company, whose re- 
gistration was published in the ELEgcrRICAL Review for June 
18th, is now before the public inviting subscriptions to an 
issue of 112.000 shares of £1 each at par. The company has 
been formed to acquire and operate the business of Duram, 
Ltd., Metal Manufacturers, Ltd., and Cryselco, Ltd., under 
one control, to provide additional working capital. and extend 
911 pani and manufacturing facilities. The list is to close on 

uly f 


Electro Bleach & By-Products, Ltd.—At the annual meet- 
ing. at Manchester, on July Ist, Sir H. Mackinder. M. P., 
said that the exchange of shares with Brunner, Mond & Co. 
had now been carried through. Не was quite convinced that 
the success of the company was not due to the peculiar 
circumstances of the war, and he was confident that the 
company would have been just as prosperous, or even more 
so, had there been no war. 


Lima Lidht, Power & Tramways Co.—Dividend of 2 per 
cent., payable as to 1 per cent. in cash and 1 per cent. in 
ordinary shares of the company. 


Callender's Cable & Construction Co., Ltd.—Letters of 
allotment in the new issue of preference and ordinary shares 
were posted last Friday. 


Rees Roturbo Manufacturing Co., Ltd.—Dividend of 15 
per cent. on preference for the vears 1919, 1913, and 1914; 
£3.500 for maintenance of buildings. plant, &c.; £1,683 to 
bad debts reserve; £2,853 forward.—Financial Times. 


Major & Co., Ltd.—Final dividend of 2 per cent. on the 
preferred ordinarv shares, making 9 per cent. for the year; 
10 per cent. on the deferred ordinarv, and a bonus of 1s. per 
share, free of tax. Carried forward £11,445. 


Birmingham District Power & Traction Co.—To renewals 
£10,000; to reserve : 1.050; dividend of 6 per cent. on the 
ordinary shares; carried forward £4,354. 


Evered & Co.. Ltd.—Net profit for 1919 £6,259, plus 
£8,055 brought forward, making £14,314, which is to be 
carried forward. 

Anglo-American Telegraph Co., Ltd.—Interim dividend 


for the quarter ended June 30th 15s. per cent. on the ordinary 
stock and 30s. per cent on the preferred stock, less tax. 


STOCKS^AND SHARES. 


TUESDAY EVENING. 


PRE first week of the second half of the year brought to Stock 
Exchange markets a measure of relief from the anxieties and 
the apprehensions which had disturbed them during June. 
Money ія being released to some extent by capitalists, large 
and small, who had kept the cash in their banks against 
June 30th, but who are now investing it in the various depart- 
ments of the Stock Exchange. Industrials, however, are 
weighed down, and will continue to be affected by the 60 per 
cent. E.P.D. The Stock Exchange rumour that Mr. Austen 
Chamberlain is about to resign in favour of Sir L. Worthington 
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Evans has been denied by the Chancellor himself, but in spite 
of this, there are some optimists who cling to the hope that 
relief will be afforded even in the current financial vear from 
the shackles which the extra tax nnposes upon business and 
enterprise. 

The passage of the third reading of the London Electric 
Railways Company (Fares, фе.) Bill had a slightly depress- 
ing effect upon prices in the Underground market, though 
they would probably have gone back in any case in sympathy 
with the heaviness amongst the steam stocks on disappoint- 
ment with the recent White Paper dealing with Home Rail- 
ways as a whole. The Government's scheme holds out no 
attraction to the public to put money into the industry, and 
its various good points are obscured by the suggestion of 
nationalisation involved in the willingness of the Government 
to take a share in whatever extra profits шау be made, though 
not to shoulder any loss. People are disappointed, and it has 
induced а general setback in prices. 
Bonds are 2 down at 274, and the £1 shares fell 4 to 32s. 6d. 
Metropolitans ure easier. The defence of his action by Mr. 
Walter Runciman, in connection with the bargam made by 
his department with the District Railway, aroused languid 
interest. Districts rallied to 15 on the Bill being passed; earlier 
the price fell to 14. 

Electric lighting shares are without any movement on the 
week. The market has approached a state of stagnation, if, 
indeed, it has not already reached this condition. ‘To buy and 
to sell are equally difficult, for dealers are not anxious to part 
with shares for which they have given more money, while, on 
the other. hand, they are reluctant to take on their books fur- 
ther supplies of stock unless they know where these can be 
placed. The position therefore 1s that wide prices are quoted, 
and business has become a matter of negotiation, in the course 
of which buyers and sellers are as a rule dissatisfied. The 
Bourneinouth and Poole Co. is offering 74 per cent. seven-year 


notes at 100. 


The General Electric report is considered decidedly good. | 


The net profits for the year show an increase at £630,000, 
which amount 1s raised to £770,000 by the balance brought in 
from last year. The ordinary shares again get 10 per cent., 
free of tax. 'The report states that the company's works are 
fully employed, and to judge by orders in hand, they are likely 
{о remain so throughout the coming year. A few of the com- 
pany's subsidiary supply companies continue to suffer through 
conditions caused by the war. Next Tuesday's meeting will 


certainly produce an interesting speech from the chairman. | 


Meanwhile the price of the ordinary shares remains at 32s. 6d. 
and the new ordinary are 29s. Share for share, the latter are 
з trifle cheaper to buy than the old, and during the past few 
days some of the shareholders have been selling their prefer- 
ence shares and putting the money into the new ordinary. 
From the point of view of the investor who looks to security 
and fixed interest, the company's 74 per cent. B prefer- 
ence at 20s., or a little under, appear attractive enough. The 
64 per cent. A” preference, as shown in our list; stand at 
18s. 6d. middle. 

Electric Constructions at 90s. have lost 1s., and the yield on 
the: monev on the basis of the last dividend is therefore 10 per 
cent. Callender's at 1 5-16 have gone back 1-16. The allot- 
ments of the new shares are out, and dealings are taking place 
in. the new. ordinary on the basis of 4s. premium. These 
shares, it may be recalled, were offered at 22s. The new 7} per 
cent. B' preference, with.15s. paid, stand at 13s. . It is 
stated in the market that the underwriters were left with 
about 30 per cent. of the issue, which they had to take in the 
way of what the Stock Exchange calls à mixture of ordinary 
and preference together. | | 

Aluminiums are a steady market on the meeting the 
other dav. 
Government is taking a keen interest in the developments 
of, water power, he did not think it would be a wise course 
for any kind of nationalisation to be applied to the industry. 
From the purely business point of view, there are not many 
who would dissent from his sentiments. Under private con- 
trol, industry is carried on much more cheaply, and generally 
with greater efficiency, than it is when the State assuines the 
reins. The Aluminium Corporation, according to the chair- 
man, has now an output three times what it was in the 
early years of the company, but he went on to say there was 
а considerable water storage under development. British In- 
sulated are а few pence lower, but otherwise the list of manu- 
facturing prices remains without alteration. 

Mexico has taken а step backwards in the direction of restor- 
ing settlement in the country, with the result that most of 
the stocks and shares connected with Mexico have given wav 
to some extent. The only exception is the preferred stock of 
the Mexican Light & Power Co., which is 14 higher at 271, 
although the first mortgage bonds are lower at 49. Pachuca 
fives are 4 higher at 474, but the various other issues connected 
with utilitv companies are mostly easier. Some fresh handful 
of brigands is apparently causing trouble, and sporadic out- 
breaks of this nature are bound to occur during the process of 
Mexican reconstruction. Anglo-Argentine Tramwavs second 
preferred moved up to 31, business being done at this price; 
the 5 per cent. debenture stock at 584 is a little lower, in spite 
of the attractions which the security now offers to those who 
look for a higher yield on their money, and who recognise that 
the Anglo-Argentine Tramways Co. is steadily working its way 
back to prosperity. 


The chairman pointed out that while the 


Underground Income ` 


» 


The Treasury have notified that they will return on October 
]st to the onginal holders the bonds and stocks of many 
American railroad and utility companies which were lodged 
with the Governinent under the mobilisation scheme set up 
during the war for the purpose of regulating exchange between 
here and the United States. 

Indo-European Telegraphs have gone back to 30, a fall of 
50s., and Great Northerns are also £2 down at 214. Last 
week's gains are, therefore, lost in both cases. The cable 
market is uninteresting, and not even Marconis present any 
particular degree of animation. The various new issues of the 
Eastern group hold their prices firmly. Eastern Extension 
new £2 paid are 5, and the fully paid 13; Eastern new shares, 
4s. paid, lls., and the fully paid 27s., while the new Westerns 
are 53 and 13} for the partly paid and fully paid respectively. 
The rubber market is quiet, maintaining, however, a fair 
amount of steadiness in view of the possibility that there may 
be some shortage in the raw material develop during the next 
two or three years. Some claim that the low price at which 
rubber now stands, namely, about Is. lld. a lb., is artificial, 
and that the consumers are deliberately holding back their 
immediate purchases, with a view to getting their rubber more 
cheaply later on. As to which, who lives will see. The arma- 
ment markets, Vickers and Armstrongs particularly, remains 
under a cloud. Vickers gave way as a result of the Sir Percy 
Scott law-suit against the company. Evidence accumulates of 
the difliculties experienced by industry in many directions, not 
only by reason of the high cost of money, but owing to, the 
difficulty of obtaining financial accommodation where this is 
necessary for extension of business. But the Stock Exchange 
does not appear to hope for а reduction in the Bank Rate in 
the near future. | 


SHARE LIST OF ELEOTRIOAL OOMPANIES, 
| Wome ELECTR&CITY COMPANIES, 

Dividend 

— — 

1918. 1919. 


Price 


July 6 Tield 


p 
waceonmaccaconooaocm 


А U 
1930. Rise or fall. p. o. 
Brompton ee c eo В 13 — 89 8 
Charing Oross Or oe өө 6 1 — 10 0 
° йо. do a Pref, .. a 4, — 8 B 
oe ee ee ee : 15 T — А i: 
Oi ot London se . Ф — 
кї do. 6 per cent, Pret... 0 0 17/- — 71 
County of London .. КА . 9] 8 81 — 9 17 
do 25. 6 per cent, Pref, d : : — 1 г 
Kensington Ordinary T oe — 
London Blectrio .. .. .. Ni М 1j — 6 0 
do. do. 6percent.Pref... 6 6 — 10 0 
Metropolitan.. .. vs æ. б 6 — 10 8 
do. A Pret, .. 4 4 i — 8 0 
83. James’ án Mall. 10 13 — 8 16 
South London si > „ б 6 — 9 19 
South Metropolitan Pref, .. «„ 7 7 1 — 7 0 
Westminster Ordinary... ee 8 10 6} — 9 15 
TELEGRAPHS AND TELEPHONES, 
Auxlo-Am. Tel. Pref, .. .. 6. 6 - 3 13 10 
do. Det. ee ee Bas 1 121 — 8 9 0 
Chile Tele hone ee ee ee 8 6 — эй 18 + | 
Cuba Sub. . oe ee ee 7 7 — е8 4 8 
Bastern Extension .. ee ee 8 10 14 — 96 18 0 
Rlastern Tel, Ord. ee ee ee 8 à 10 и — эв 11 6 
Globe Tel. and т. Ord. ee ee 8 10 1 — ы.) 3 6 
do. do. Pret .. .. 6 в — } 7183 
Great Northern Tel. КА , S 22 91 —2 10 4 8 
Indo-Nuropean T oe | oe (48 10 80 — 2 8 6 8 
Maroon! es le өө . 2% 95 3i — dy 3 18 10 
Oriental Telephone Ord. .. .. 10 13 214 — % 4 4 
United R. Plate Tel. oe ee 8 8 gi — 5 12 В 
West India and Panama „„ М8 Nil — Nil 
Western Telegraph.. Өе oe 8 10 15 — *8 18 4 
Home RAILS, 
Central London Ord. Assented .. 4 4 4 = 819 9 
Metropolitan .. * СУ oe 1 uh | sot -l 2 0 
rground Electric Ordinary. — 
vee dor do. ө А pi [EJ Nil Nil 4,6 — Nil 
do. do. Income .. b 4 57 —2 6 19 2 
Foreign Trams, босо, 
lo-Arg. Trams, First Pref. .. Nil 53 9j s 880 
ant do. 2nd Pre... Nil Nil d +3 = 
Brazil Tractions ee ee oe Nil — 47 ES — 
Bombay Electrio Pref. .. . 6 6 18 — 410 0 
British Columbia Elec. Rly. Pfoe. 5 b Bx +1 811 0 
do. do.  Preferrred a б 5 — 9 7 0 
do. do, Deferred N В 538 . — 5 12 8 
do. do. ре. "Ee | К к n +18 3 ТА Б 
Mexico Trams 5 per cent. Bonds.. AME 
do. 6 x cent. Bonds.. SU i t = Au 
ht Common T — 
Мер S Pref. s . Nil Nil 274 +1 NU 
до, lst Bonds. - Ni Nil 49 —1 1 17 10 
MANUFACTURING CoMPANIBS. 
Babcock & Wilcox eO. 16 15 96 — *b 14 4 
British Aluminium Ord, .. „ 10 10 1% — 9839 
British Insulated Ord.  .. oe 1% 15 1ij — * 8 5 6 
Oallenders v» sie „ 25 15 l1 — |; 1186 
т 64 Pref. .. va oe 64 64 — 97 8 7 
Oastner- Kellner oe „ 20 17 — { 518 4 
Crompton Ord. ee еә oe 10 — 33J- — 9 1 10 
Edison-Swan, A T „ 10 — . al — 719 4 
do. do. брег cent. Deb, .. 5 b — 659 
Electrio Construction ee „ 10 = 21 — 10 0 0 
Gen. Elec. Pref, „е ee oe 64 18/6 — 7 0 5 
do. rd. ee ee ee 10 тт" 82/6 — Ф@ В 0 
Henley .. oe co вә o 25 15 14 — воо 
до. Pref.. ее oe ee 44 44 В} — 8 18 6 
India - Rubber. s i» .. 10 10 13 — *7 18 10 
Met.-Vickers Pret. эө ee ee xi 8 21 — 7 2 8 
Siemens Ord... ve ee „ 10 10 26/. — *7 18 10 
Telegraph Con, oe oe oe 20 20 914 t$ Б 11 8 


¢ Dividends paid free of Income Ta. 


— — M 
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THESE works, which were visited by the members of the 
I.M. E. A. during the recent Convention, were established 20 
years ago by the Phoenix Dynamo Manufacturing Co., Ltd., 
for the manufacture of electric motors and dynamos of a 
limited range of sizes and types. On the manufacturing 
side, attention has been concentrated on the continuous 
improvement of design and organisation of construction in 
series and quantities. ; 


ElerRey - 


. Ес. 1,—PH«NIX ELECTRIC TRUCKS. 


In the first instance, it was natural that the business of 
the company should develop in relation to local industrial 
requirements, and particular study was given to the special 
conditions pertaining to the Yorkshire coal-mining and the 
woollen industry. The Phcenix Co. was successful in 
developing a rapidly growing Business with these two 
great local industries, in both of which there has been such 


THE ENGLISH ELECTRIC CO/S PH(ENIX WORKS, BRADFORD. . 


factured for public authority contracts and industrial 
installations. | 
When it was decided to consolidate under the title of 
„The English Electric Co., Ltd.,“ the several works now 
owned by that company, the acquisition of the Phenix 
Co.'s business was a very valuable part of the whole scheme. 
The purpose of the consolidation was, on the опе hand, 
to obtain the benefit of a more comprehensive sales 


Еа. 2.—WINDING STORES, 


organisation throughout the world, and on the other hand, 
to take full advantage of the policy of specialist pro- 
duction in the several factories. The Phoenix Works have 
thus been applied to the most efficient methods of manu- 
facture of certain sizes and types, and the production of 
larger electrical machinery has been allotted to other works 
of the English Electric Co. 


FIG. 3.— SMALL MACHINE ERECTION DEPARTMENT, 


remarkable expansion during the past 20 years. But the 
high technical reputation achieved by the company and the 
efficiency of its methods of manufacture enabled it gradually 
to extend its operations, and considerable business was done 
in other parts of thé country and abroad, while larger sizes 
of machinery were, in more recent years, frequently manu- 


FIG. 4.— SMALL MACHINING DEPARTMENT. 


The policy pursued at the Phcenix Works is the 
standardised production of quantities of electrical machines 
of certain sizes and types by such methods as to combine 
the lowest cost with thorough soundness and efficiency. The 
term“ mass production“ is not properly applicable to this 
work, as, while every advantage is taken of possible means 
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of conveniently handling quantities of standard parts, the 
machine finally produced is in every respect в sound 
engineering job, undergoing the usual tests and complying 
with the most rigid specification requirements. 

The Phoenix Works cover a large area, with ample room 
for future expansion, and at present employ 1,200 people. 
The great value of the local connection is continuously 
experienced, but through the organisation of the English 
Electric Co., the products of the Phoenix Works are steadily 
increasing in general reputation and demand. 

The lay-out of the factory is marked by the interposition 
of the “central stores and inspection department,” a bay 
600 ft. in length, between the manufacturing departments 
and the assembly shops ; inthis large bay, of which we give 
an illustration, all materials are received, and from it they 


FIG, 5.-—LARGER MACHINE ERECTION DEPARTMENT. 


are issued to the workshops. After completion, the parts 
are returned to the department for inspection, and are then 
trangferred to the assembly shops, of which views are given 
herewith. Other illustrations show the small machining 
department and the winding stores, and we illustrate also a 
batch of electric trucks built at the Thornbury Works. 

The foundry is situated at the Dick Lane Works, and is 
equipped with automatic eand-handling devices and mould- 


Fig. 6.—CENTRAL STORES AND INSPECTION DEPARTMENT. 


ing machines, which enable it to supply all the require- 
mente of the works for light castings on repetition lines ; 
sidings running into these works from the Great Northern 
main line provide for the reception and dispatch of goods. 

Provision has been made in the adjoining “ Phoenix 
Park” for the recreation of the employés; the site, which 
covers 70 acres, includes cricket and football grounds, 
bowling greens, und a nine-hole golf links, together with 
buildings for social purposes, all of which are managed by 
an association of the men themselves. Of the comforts of 
the canteen the I.M.E.A. visitors will bear away pleasant 
memo; ies. 


BRITISH WATER-POWER RESOURCES. 


THE second interim report of the Water Power Resources 
Committee, of which Sir John Snell is chairman, was recently 
issued (Cmd. 776. Price 4d. net). The original terms of refer- 
ence, to report upon the water power resources of the United 
Kingdom, and the extent to which they could be made avail- 
able for industrial purposes, were extended in October, 1919, 
to include a consideration of the steps that ehould be taken 
{о ensure that the water resources of the country be properly 
conserved and fully and systematically utilised for all pur- 
poses. The report deals to some extent with matters of 
general interest that do not, however, directly concern us. 
On the other hand, what the committee has to say on the 
eubject of water power development is of considerable interest. 

Considering the importance in the national interest of the 
utilisation of water power wherever this is commercially 
practicable, the committee recommends 
that either the Board of Trade or the 
Electricity Commissioners should be 
specifically charged with the duty of 
studying, supervising, and promoting 
the development of water power. 

In considering which of the two de- 
partments should be charged with this 
duty the committee directs attention to 
the following matters :— 

(a) In the development of water 
powers, both large and small, facilities 
must be given for private enterprise of 
different kinds as well ag for public elec- 
tricity supply. While there are localitics 
where water power will in the future be 
properly developed to assist the genera- 
tion of electricity for public supply pur- 
poses, there will also be cases, especially 
in Scotland, where the geographical 
situation of the water power will only 
permit of its full utilisation if an in- 
dustry is eet up alongside or in direct 
connection with the water power station, 
e.g., the British Aluminium Co. at Kin- 
lochleven. In many cases the power to 
be developed may be small or remote 
from a public electricity eupply syetem; 
in such cases private enterprise may be 
the only means of securing its develop- 
ment. It is necessary, therefore, that the department to 
which control and supervision are given should be absolutely 
impartial alike to public and private developmients. It may, 
therefore, be that the Electricity Commissioners, whose pri- 
inary duty is to promote, regulate, and supervise the generation 
and distribution of electricity would not be considered to fulfil 
this requirement. 

(b) Both the Board of Trade and the Electricity Commis- 
sioners are Great Britain and Ireland departments, and 
their jurisdiction extends throughout the British Isles. 

(c) The development of large water power undertakings 
necessarily takes some years, and during the constructional 
period capital is expended without any accruing revenue 
whatsoever. When once completed, however, the undertak- 
ing would be a valuable source of wealth, and it is important 
to remember that by far the largest proportion of the total 
running costs is represented by interest and other charges 
upon the capital sunk in the undertaking. Private enterprise 
will need encouragement especially in the Scottish Highlands, 
where the population is now too sparse to allow an under- 
taking of this natuze to be established with funds ad- 
vanced by local authorities to whom the large capital in- 


volved would be too great a burden to be practicable. It . 


will, therefore, be necessary to assist some of the schemes out 
of national funds, the return on which should represent a 
sound investment for the State, and without which this 
valuable source of power would continue to be wasted. 

(d) The Electricity (Supply) Act, 1919, includes certain 
provisions in connection with the development of water power. 
Under this Act, the Electricity Commissioners may conduct 
experiments for the improvement of the utilisation of water 
power, and.they can authorise a joint electricity authority 
to enter into arrangements for the utilisation of water power 
for its own purposes. Under Section 1 of the Electric 
Lighting Act, 1909, as modified by the Electricity (Supply) 
Act, 1919, the Minister of Transport may authorise an elec- 
tricity supply undertaker to acquire compulsorily or use land 
for the purposes of а generating station, and the later Act 
contains a provision which specifically includes the develop- 
ment of water power for the generation of electricity among 
the purposes for which a joint electricity authority may be 
authorised to take or use land under that section. 

(e) Either department will have to add to its etaff if these 
further powers are entrusted to it. If the duties are 
entrusted to the Electricity Commissioners, the committee 
thinks that the portion of their expenses which is attributable 
to this work should not be chargeable to electricity under- 
takings as is the case with the expenses of the Electricity 
Commissioners generally, but should be borne out of public 
funds or met by royalties on the power developed or by 
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charges for licences which should be issued as indicated below. 


Some witnesses expressed the view that there is compara- 
tively little water power in England and Wales remaining 
to be developed. The evidence of others, and the preliminary 
surveys undertaken on behalf of the committee, do not justify 
this view. 

For example, ascertained facts regarding the water power 
resources of the Hampshire Avon, the Chester Dee, North 
Wales and Mid-Wales, Dartmoor and Exmoor, and the rivers 
in the West Riding of Yorkshire, represent a total catchment 
area of about 12,000 square miles. These figures, summarised 
briefly, indicate that in each of the instances quoted, i.e., for 
various districts which have different physical characteristics 
and climatic conditions, the possible water power resources 
average approximately 10 continuous H.P. per square mile of 
catchment area. While it would be unsafe to assume that 
this average is applicable generally throughout England and 
Wales, the total area of which is approximately 58,000 equare 
miles, and while it is also obvious that it may not be com- 
mercially feasible to develop the whole of the power resources 
at present unused, nevertheless the figures justify the con: 
clusion that the water power resources of England and Wales, 
at any rate in parts of the country, are by no means negligible. 

There are several parts of Great Britain in which there are 
large sources of water power, but very few inhabitants. It is 
unlikely that such sources will be developed unless some 
State assistance is available, and the department which is 
charged with the duty of developing water power should 
be provided with a fund for the purpose of starting enterprises 
in such areas with the approval of the Treasury. There will 
be many cases in which water power undertakings will in 
the long run be remunerative if they are assisted at the outset. 


It is not recommended that the State should make grants 


to water power undertakings, but only that the State ehould 
give financial assistance in the earlier stages of an undertak- 
ing which takes eeveral years to construct, and in which & 
period of four or five years must necessarily elapse before the 
undertaking is completed. 

Whichever department may be charged with the control 
and development of water power, the committee thinks it 
essential that such department shall deal with water power 
not only for the purposes of the public supply of electricity, 
but also for its direct application to works constructed at the 
site of the water power atation or directly dependent on it 
for the power required, whether these works are for public 
or for private enterprise, eo that this great national asset may 
be utilised to the fullest possible extent. Provision should 
be made for securing that there is no interference with the 
development by private enterprise of water power unless such 
development is incompatible with the fullest utilisation of 
the source of power concerned. 

In order that water power may be developed in the interest 
of the community as a whole, all schemes for the development 
of water power should be submitted to the department con- 
cerned, even if under the existing law no special powers are 
required. The department should have power to grant licences 
on suitable terms to public or private undertakers. If the 
terms of the department were not acceptable to the proinoters, 
then the latter could proceed by private Bill, the department 
having power to give evidence in opposition. 

Additional details of what the committee proposes are 
promised for the final report, to be issued shortly. Mean- 
while the committee thinks it essential that some initial 
legislation should be promoted by the Government to broadly 
cover the points set out above, and to enable certain scheines 
to be initiated without further loss of time.. 


ELECTRIC RAILWAY CONTACT SYSTEMS. 


By SIR PHILIP DAWSON, M.LE.E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THERE are two distinct types of contact systems used on electric 
railways from which the current to feed the trains is collected. 
The older, and the one most generally in use in this country, 
being the conductor or live rail, which is only in use with 
direct current, at pressures varying from 500 to 1,300 volts, 
though it is proposed to increase the pressure "with this 
system up to 1,500 volts. 

Where pressures of 3,000 volts, b.c., or 6,000 to 16,000 volts, 
A.C., or 3,000 to 5,000 volts 3-phase are concerned, the questions 
of safety and of insulation have made it imperative to use 
overhead conductors. There is one case in this country where 
an overhead conductor is used with a pressure of 1,500 volts, 
D.C. The overhead conductor has been used in this case to 
clear the tracks and yards of live conductor rails. 

It is not proposed to discuss the actual question of traction 
systems in this paper; suffice to say that so far only three 
countries have decided to standardise any one svstem for 
general railway electrification. "These countries are Sweden, 
Switzerland, and Germany, which have definitely adopted the 
single-phase 16,000-volt 164-period system with an overhead 
conductor. France is investigating the matter, and it appears 
probable that she will adopt the 3,000.volt D.C. overhead 
system, thus standardising the voltage as well as the system. 

Italy has so far not arrived at any definite conclusion, 
although the majority of her railways so far electrified are 
on the 3-phase, 16-period, 3,000-volt system. The United 
States has no definite standurd although the Pennsylvania 
Railroad appears to have decided on the single-phase system 
for all future electrifications. : 

In this country the whole question is under examination 
as to how far any one system shall be adopted as a standard 
for general railway operation. 

Dealing with overhead construction for railways in a country 
where traffics are very intense, and the hours of service long, 
the overhead «construction must present factors of security 
and safety at least equal to those obtaining on the permanent 
way, and it must be constructed in such a way as to enable 
any maintenance and supervision to be carried out in the very 
limited periods of time available for such purposes. 

An overhead conductor can only be utilised where the 
currents to be collected from it are relatively small, as experi- 
ence has shown that heavy currents are not only difficult to 
collect, but also very greatly increase the cost of maintenance. 


OVERHEAD CONDUCTORS. 


The overhead construction and the collector arrangements 
on the coaches or locomotives must be such as to make the 
risk of a collector coming off the contact wire no greater than 
the mos existing to-day of the wheels of a bogie leaving the 
track. 

In 1907 when the first overhead lines for main-line pur- 
poses were being laid out in Germany, in the United States, 
and by the Brighton Railway, various principles of construc- 


tion were adopted in order to fulfil the requirements mentioned 
above, and 16 1s extremely satistactory to be able to state that 
whilst considerable alterations have had to be carried out 
both in the United States and in Germany, the principles 
adopted in connection with the overhead construction on the 
Brighton Railway were such chat the overhead construction in 
operation to-day is practically identical with that originally 
designed. 

On the Brighton Railway the principles adopted in 1907 
were :— 

That the conductor wire should be as flexible as possible, 
and that all hard spots should be avoided. 

That double insulation was essential and that the mechanical 
as well as the electrical factor of safety of the insulators and 
overhead construction must be very considerable. 

That all insulators should be placed in positions where 
they would be least subjected to the direct effects of the hot 
gases given off from the steam locomotives. 

That, with the exception of complicated yards and cross- 
overs, the up and down lines should be sectionalised so as 
to be able to be cut out independently, whilst the complicated 
cross-over roads and yards were designed in such a way as 
to be sufficiently short to be coasted over. 

That insulators should be only utilised under compression, 
and that elastic substanceg should always be placed between 
the insulator and its solid support, as well as between it and 
the mechanical construction which it supported. 

Provision was also made when designing the insulators 
that there might be no possibility of moisture or water col- 
lecting and freezing, thereby fracturing the insulator. 

Fig. 1 shows the various clearances existing to-day between 
the live portions of the bow gear, the loading gauge, and 
the old and new minimum structure gauges on the Brighton 
Railway. The contour of the bow practically follows the 
contour of the loading gauge, also under present conditions 
the ordinary running width of the bow is 18 in., or 9 in. 
on either side of the centre line. This is the stagger at present 


adopted for the overhead construction on the Brighton Rail- - 


way, although for the future, in consequence of the experience 
gained, this stagger will be increased to а maximum of 1 ft. 
on either side of the centre line. The width of the actual 
collector strip is 9 in. greater on either side of the centre 
line (in addition to the 9 in. allowed for stagger), or 18 in. 
in all on either side of the centre line, in order to allow for 
the rolling of the coach and for special conditions existing on 
very sharp curves, and this has been found ample in practice. 
The lowest live conductor on the L.B. & S.C. Railway is 
13 ft. 9 in. above rail level, i.e., 3 in. above our loading gauge. 
This 3-in. clearance has worked quite satisfactorily, though 
a minimum of 4 in. is worked to when possible. It is con- 
sidered that 4 in. will be quite satisfactory for 11,000 volts. 
Four inches is considered to be the minimum vertical point- 
to-point electrical air clearance which should be allowed for 
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voltages from 6,000 to 11,000, therefore, & minimum of 4 in. 
vertically and 3 in. horizontally is provided from any part 
of the live bow to a structure at any height after the proper 
allowance for rolling stock has been made. The rolling allow- 
&nce in the case of the Brighton Railway is 5 in. on either 
side when the centre of the bow is at 16 Ht. above rail level, 
which is the normal height of the trolley wire. 

In this case it is also considered that the minimum point- 
to-point electrical air clearance from any live part of the over- 
head line equipment to the etructure should not be less than 
4 in. vertically and 3 in. horizontally for voltages from 6,000 
to 11,000. 

Working on the principles given above we can ge$ a flexible 
overhead line construction within a minimum of 10 in. from 
the loading gauge to the structure, i.e., within 14 ft. 4 in. 
above rail level, which 10-in. space is utilised as follows: 
4 in.—air clearance between loading gauge and underside of 
troley wire; 2 in.—depth of flexible line construction; 4 in. 
—air clearance between top point of live construction and 
structure. 

In practice it has beefi found that there are a few isolated 
cases where the clearances required for a live conductor are 
not available and where the cost of alterations necessary 
to procure these would be excessive, and would not be justified 
by the results gained. On the whole of the running lines so 
far electrified, equivalent to 70 miles of single track, there 
are only four instances where sufficient clearances for a live 
conductor do not exist. 'Three of these occur at the bridges 
at the entrance to or in Victoria Station, where, owing to the 
lack of clearance. it has been found necessary to install earthed 
conductors. The difficulty in this case is accentuated by the 
fact that owing to men having to cireulate on the roofs of 
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the collector bow on a short section runs in contact with the 
conductor wires of two adjacent sections. | 
However, at certain points and crossings and complicated 
junctions this was found to be а very diflicult matter. Both 
in Germany and the United States this difficulty has been 
met by putting in section insulators mechanically connecting 
the adjacent sections. Experience has shown that this method 
caused flashing and knocking of the bow collector, causing 
complications and limiting the epeed at which such connec- 
tions can be negotiated. This difficulty has been entirely 
overcome by a special patented device designed for the 


Brighton Railway. 
(To be concluded.) 


DISCUSSION. | 


Mr. В. T. Ѕмітн, president, took the somewhat unusua 
course of opening the discussion himself, and said that the 
results obtained on the railway system described in the paper 
were unsurpassed anywhere in the world. It had been ehown 
that when the corrosive influence of smoke from steam loco- 


‘motives operating over an electrified line could be eliminated 


the cost of maintaining an overhead system would compare 
favourably with that for a rail system. If the system was 
not subjected to steam corrosion the cust of maintenance 
would be very sinall indeed. He thought the most interesting 
part of the paper was the set of curves; a careful study of 
them would reveal an immense amount of information. With 
regard to clearances, he thought that 4 in. vertical and 3 1n. 
horizontal clearance would be accepted everywhere as etandard 
when working at 11,000 volts. The conditions imposed on 
the District Railway concerning pressure drop had necessitated 
the 4-rail insulated return system being adopted, and other 
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steam trains in Victoria Station, the height of the trolley wire 
inside the station is 19 ft. 9 in. above mean rail level, and 
the drop from this level to the level under the bridges is 
5 ft. 10 in., which is dealt with as a gradient of 1 in 10, as 
the inaximum speed at which the gradients have to be taken 
does not exceed 25 miles per hour. In order to avoid danger 
of short-circuits, a neutral section is interposed between the 
live wire and the earthed section under the bridge. The 
contours of these sections have been designed in such a way 
that they take care of the inertia of the bow and the rapidity 
with which it rises and falls, with the result that there is 
practically no hammering of the bow when entering or leav- 
ing these sections. : 

The line has been divided into sections which can, if neces- 
sary, be isolated from each other with a view to locating 
faults and to minimising any delay that might be caused 
thereby. 

The only satisfactory manner d sectionalising the line 
without limiting the speed at which trains can traverse such 
eections is by the use of air-gaps at the end of each section. 
Under ordinary conditions, and where there are no complicated 
crossings or junctions, this is a very easy matter. as one con- 
ductor can be brought to a terminal and anchored whilst 
another conductor is etarted at the point of eection, во that 


London railways had to [follow suit for through running 
purposes. There were, however, other railways which used 
very much higher pressure drops, and there was no evidence 
that corrosion had resulted from the use of drops even as 
large as 150 to 200 volts. 

Mr. J. DaLziEL (Midland Railway) wished to know why 
the 2,500-volt 3-rail svstem had. been abandoned in the U.S.A. 
He did not see the object of increasing the pressure to 15,000 
volts; it would not be any safer than 2,400 or 3,000 volts, 
and the maintenance cost would not be reduced either. How- 
ever, 600 volts was much too low a pressure for main line 
electrification. On the Midland Railway a great many cross- 
ings, intersections, and complicated junctions existed, and on 
this account high-speed conductor shoe working was very 
problematical. The difficulty could not be overcome by using 
short overhead equipment over crossings, &c., because they 
would be very numerous, and would necessitate the raising 
and lowering of the collector bow very frequently. This 
operation was sure to be neglected, with consequent damage 
and breakage of bows. Further, in long tunnels, &c., water 
continually dripped from roof and sides on to the track, and 
such positions were much too damp for 3-rail working. It 
was his opinion that the overhead system was much the better 
for main line electrification. 'This system would not interfere 
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with track maintenance, and it need not be expensive. There 
was prejudice in this country against using wood poles, but 
the life of wood telegraph and telephone poles was as long as 
40 years. With regard to the author's statement that an 
overhead conductor can only be utilised where the currents 
to be collected from it are relatively small," the speaker 
drew attention to the fact that on the Chicago, Milwaukee, 
and St. Paul Railway they were able to collect, at 3,000 volte 
on the double trolley wire with a double shoe and quadruple 
contact, currents of 2,000 to 4,000 amps.; it was, however, 
desirable to use a single bow if possible. He thought it 
possible that electrolysis troubles with main line electrifica- 
tion would be non-existent. Ме 

Sir JAMES BALL explained that he had at first anticipated 
experiencing trouble due to the overhead equipment in con- 
nection with track maintenance work. When such work 
was actually carried out, however, the overhead equipment 
had proved to be a blessing. They were not only able to 
use electric light, and so keep the atmosphere, particularly 


in tunnels, &c., sweet and clean, but they were also able - 


to yen on the track without any inconvenience from live 
rails. 

Mr. Н. E. O’Brien thought that both the overhead and 
conductor rail systems had grave disadvantages. Could they 
always find sufficient space on which to erect the steel work 
that carried the overhead conductor? and what percentage 
of the total cost did the cost of such steel work come to? 
The conductor rail system was so simple that it was possible 
to estimate within 5 per cent. what its cost would be. This 
could not be done with the overhead system, on which a 
considerable amount of work must be completed before they 
could form an idea of what the total cost would be. Con- 
ductor rail systems were, on the other hand, & nuisance to 
the ground staff, and if they were going to increase the pres- 
sure there would be some difficulty in guarding the live rails. 
Even 000 volts was treated with a considerable amount of 
respect, and when they used higher pressures the guarding 
should be such as to make it practically impossible to receive 
a shock. The present method of guarding the rail was of 
little use; it might be efficient when new, but there was 
considerable danger when old. А 3-rail in the form of an 
inverted channel that had been used by the Great Western 
Railway seemed to be well designed, and he wished to know 
why it had not been copied. his opinion, some form of 
hybrid system would have to be adopted; at complicated 
junctions the rail gaps would not be excessive, and the 
overhead structures to bridge such gaps need not be serious. 
He hoped that all restrictions placed upon railways with 
fedus to electrolysis might be entirely removed in the near 
uture. 

Mr. Н. W. FiRTH thought the results obtained as described 
in the paper were very satisfactory. Ooncerning which 
system should be adopted, that was practically a question of 
voltage; the removal of the obstruction of & third rail from 
the track was also а great advantage. Methods of protecting 
the rail, even with 600 volts, were not to be trusted. The 
protection should be entirely free from the rail, as was the 
case in New York, and not bolted to it. With regard 
to the restrictions imposed concerning pressure drop, &c., 
something should be done to modify the present state of 
affairs, and it was also desirable to simplify the overhead 
system. If the conductor rail system were used in large 
shunting yards and junctions, considerable inconvenience 
and danger would be experienced by shunters who had 
to continually walk along and cross the track. With regard 
to the costs of the two systems, it was misleading to com- 
pare the costs of parts of the two systems; the cost of the 
whole system should be considered and not part of it only. 

Mr. С. L. Drury (North-Eastern Railway) exhibited a 
collecting bow which had run for over 8,000 miles, and also 
contact strips of a 4-strip bow which collected 125 amp. per 
contact, to demonstrate the heavy punishment received by 
bows when doing heavy work. He pointed out that the 
author had omitted to mention his experience of interference 
by lightning. They, the speaker's company, had not had 
any trouble in this connection with their locomotives, but 
they used lightning arresters on their overhead systems. 

Mr. Н. M. Sayers said that as a user of the railway system 
described he had found it very free from delays. The over- 
head structure, however, looked heavier and more expensive 
than it might have been. It was better to err on the side 
of safety, but at the same time it was desirable to simplify 
as much as possible. The speaker showed slides of overhead 
work in America and elsewhere, showing that single catenary 
or much lighter and cheaper construction could do the work 
satisfactorily. The third rail was a nuisance on the track. 
With regard to wear, he thought it better policy and cheaper 
to sacrifice the bow to the conductor wire. Due to the fre- 
quency that was used the interference with neighbouring 
telegraph circuits was much greater than with telephone 
cireuits. Concerning costs, one could not sav that one system 
was cheaper than the other, but with the overhead construc- 
tion higher pressures could be used. | 

Мг. б. W. PARTRIDGE asked the author for information 
about the failure of insulators due to lightning; also in con- 
nection with the double insulators used. how could thev tell 
when one of the pair had failed? Bv the use of static trans- 
formers to reduce the pressure it would be a simple matter 
to run on a 3-rail through tunnels, especially on single-phase 


systems, as was the case under discussion. The wear on 
bows was much greater with D.c. than when А.С. wag used. 

Sir P. Dawson, in reply, explained that it had been found 
ро ою to cross from в third-rail to an overiiead system at 
igh speed without any difficulty. As regarded coste, he 
was willing to estimate and fix the price of an overhead 
system to within 5 or 6 per cent. before work waa com- 
menced. He agreed that the system described was & heavy 
one, but at the time it was built they could not afford to 
take any chances, and had, therefore, tried to make failure 
impossible. They had been particularly fortunate in con- 
nection with the signalling, and had practically no alterations 
to make to signals on electrification. The 2, 400-volt 3-rail 
system was dropped in the U.S.A. on account of troub'e with 
overpressures due to the make and break, leading to 
motor burn-outs. А one-bow strip when running at full 
speed would collect 40 amps.; the maximum was 130 amps. 
The cost of maintaining the bow strips was very small, and 
the aluminium of the old bows was of considerable value in 
making new ones. They had been very free from trouble 
due to lightning; he did not remember the fracture of a 
single insulator, and believed it was a fact that the higher 
the pressure used the less trouble was experienced. The 
use of arresters on the trains gave more trouble than thev 
were Worth, and they had abandoned them. The use of 
transformers ae suggested by the last speaker would increase 
the cost, and their operation in practice was not so simple 
as it appeared in theory. 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the follewing week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Single-phase Meters on Three-phase Three-wire Systems. 


In your issue of June llth, Mr. H. G. Solomon writes in 
his article ‘‘ Single-phase Meters on Balanced 3-phase Sys- 
tems that the use of one single-phase meter to register 
the consumption of energy in a 3-phase network is still largely 
prevalent.” i 

The current coil of the meter is connected in one line, and 
the voltage coil across that line, and any of the two remaining. 
The number of units registered on this meter is then multi- 
plied by 2 to give the total consumption of the 3-phase load. 

This is a connection I could hardly credit anyone knowing 
anything about 3-phase power measurement being capable of 
making. The accuracy, as Mr. Solomon points out, depends 
on the power factor of the motor being exactly unity, as 
well as the load being balanced. The load, if an induction 
motor, may be balanced, but the power factor is never unity, 
no matter what load the motor is working against. 

The price of 3-phase 3-wire balanced or unbalanced meters 
at the present time makes their use almost out of the question 
for small motors, so that the use of a single-phase meter 
(when the neutral point of the system is available) can be 
resorted to. The single-phase meter reading is then multi- 
plied by 3 to give the total energy consumed in the circuit. 
I have tried this method, connecting at the same time a 3- 
phase 4-wire meter in the same circuit. The consumption 
as registered by the single-phase meter is in some cases 
exactly one-third that measured by the 3-phase 4-wire meter, 
whilst in other cases it is as much as 10 per cent. to 20 per 
cent. short of the third. 

The price of a 3-phase 4-wire meter is not very much more 
than that of a 3-phase 3-wire balanced meter, and is less 
than that of & 3-phase 3-wire unbalanced meter. 

Even with а small motor which is running continually, the 
loss due to the use of & single-phase meter connected to the 
neutral point of the system can be quite considerable, euffi- 
ciently so to warrant the use of the 3-phase 4-wire meter, and 
on а system with earthed neutral there is no other accurate 
meter for 3-phase power measurement but the meter which is 
connected in every line of the system, i.e., the 3-phase 4-wire 


meter. 
D. Sclar. 
Cowdenbeath. ; 
June 98th, 1990. 


Fault Localisation. 


May I express to Mr. T. D. Spark mv hearty appreciation 
of the admirably clear description contributed by him to the 
ELECTRICAL REVIEW of July 2nd relative to the methods he 
emploved in localising the cable fault first referred to by him 
over the pseudonym '' Kondenser ” in the Review of May Tth? 

Likewise, one welcomes so useful an example of fault 
localisation as that described in the letter from your contri- 
butor J. W. Н.” in the Review of June 18th. 

Similar, however, as may be both these excellent examples 
of faults successfully localised by apt application of theoretical 
principles, there 1s one salient feature in which both these 
examples differ radicaJlv from the case described by the pre- 
sent writer in the Review of June 4th. 
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In this third-mentioned case—as shown in the writer's 
‘article here referred to—ordinary capacity methods, even with 
lowest practicable E.M.F., proved of no avail owing to the static 
charges getting past the high-resistance semi-metallic film on 
the india-rubber insulator surrounding the broken conductor. 

Under these circumstances, it was only by adoption of means 
described in the ELECTRICAL Review of June 4th that—in this 
third case—localisation became possible. 

If any other method can be shown to be successful under 
like conditions, the present writer would be grateful to be in- 
formed about it. 


London, W. 
July 5th, 1920. 


E. Raymond-Barker. 


Staff Salaries and Conditions of Service. 


In a leading article in your issue of June 4th, on certain 
questions aflecting salaries and conditions of service of tech- 
nical engineers, you suggested that such matters might with 
advantage be brought to the notice of the Joimt Industrial 
Councils. A difficulty, however, arises, does it not, in the 
fact that such Joint Councils have as yet been constituted in 
small sections only of the engineering industry, and that there 
does not appear to be any prospect of such Councils of Em- 
ployers апа Workpeople, with the wider powers contemplated 
in the report of the Whitley Committee, being set up, in the 


near future, in connection with the engineering manufactur- . 


ing industry. Both the employers and the manual workers 
appear, at present, to be satisfied that their old-established 
Joint Conciliation Boards meet their needs. Moreover, it 
would seem that such Joint Councils of Employers and Work- 
people would hardly be in a position to deal with the ques- 
tons which arise in connection with the relations between 
employers and technical staffs. The Provisional Executive 
Council of the Society of Technical Engineers inclines to the 
view that as an alternative to the formation of Whitley Coun- 
cils in the engineering industry the setting up of Joint 
Boards of employers and technical staffs, comparable with 
the board which has been constituted for the electricity supply 
industry, might with advantage be considered for other 
sections of the industry. | 

In the concluding paragraph of your article you were good 
enough to suggest that, ''so far as the field remains un- 
covered," this society is the body to look to for appropriate 


action," and you suggest further, that we '' should abandon,: 


at least in part, our customary „ and tell the 
public something of our aims and work.“ 

In your issue of June 95th your correspondent, Mr. Garton 
Le Roet, refers to this society, and expresses his opinion that 
it has fallen a victim to paralysis, that its Council has aban- 
doned all attempts to control the actions of its paid servants, 
and that it has failed to publicly proclaim a definite policy, 
and to secure the help of technical journals and friendly em- 
ployers. He remarks further, that its public utterances are 
chiefly notable for their contradictory character, and that 
at a meeting which he attended the speakers voiced a wholly 
opportunist policy. He concludes by suggesting that ‘ the 
efforts of all men who have the interests of the industry at 
heart should be directed towards making both employes, staff, 
and what is usually called Labour, realise that the technical 
and management staffs in the engineering industry (and 
for that matter in all industries) are, and must remain, a 
third party in industry.” | | 

May I remind your correspondent that the period of gesta- 
tion of an organism varies with the size and complexity of 
the adult, so that it takes almost as many months to produce 
a whale as it takes days to make a mouse. "The promoters 
of this society have planned its constitution in the view that, 
when fully formed, it will have to live in a complex environ- 
ment, and will need an organisation to correspond. May they 
hope that when fully grown the society will resemble а whale 
rather than a mouse in size? 

As to the charge of your correspondent that the society 
has failed ''to publicly proclaim a defined policy," I would 
suggest to him that there are two ways in which а society 
such as this may be run. On the one hand, it is possible 
for an Executive Council to determine and proclaim the 
policy of а society and expect its members to acquiesce; but, 
on the other hand, it is possible for the governing body to 
act on the assumption that its members are educated and 
responsible persons, and that it is desirable, before seeking 
to elaborate a policy, to obtain the considered opinions of 
those members, on questions of vital importance to them. The 
promoters of this societv have adopted the latter course. 
When your correspondent states that the public utterances 
of this society ''are chiefly notable for their contradictory 
character " I am not able to follow him, since the only autho- 
rised public utterances of the societv of which I am aware 
have been devoted to a discussion of the theorem which your 
correspondent himself thinks eo important, namely, that '' the 
technical and management staffs are, and must remain, a 
third party in industry.“ 

In regard to your own proposal that '' we should abandon our 
customary secretiveness," may I suggest that there is nothing 
sinister in such secrecy, and that indeed this ''secrecy " is 
nothing more than a proper reserve in regard to a general 
scheme, the details of which are under consideration. The 
fact is that as the founders of the society have somewhat 


ambitious aims as to the range and possible future scope 
of the society, they have thought it best not to proclaim 
those ambitions too loudly before the foundations of the society 
were laid and its constitution settled. That stage has now 
been reached. Local and Central Councils are now being 
elected under approved rules and by-laws, and will take office 
shortly. The society will then be in a position to consider 
in detail the problems which face it, and to deal with them 
within the limits of a defined constitution. I shall be glad 
to send particulars of the societv to any of your readers who 
may care to communicate with me, and hope in the near 
future to be in a position to ask your sympathetic considera- 
tion of its aims and objects and the methods by which it is 
hoped to obtain them. 
Norman Wyld, 
General Secretary, Society of 

102, Belgrave Road, Technical Engineers. 
London, S.W. 1. 

July 6th, 1990. 


I have read with much interest your recent reference to 
the above, and the following letter by Mr. Gaston Le Roet. 
I will leave the details of this letter to be answered by abler 
pens than mine, but would be glad of a small space to offer 
a few remarks. 

In the first place, it is admitted on all hands that some such 
organisation as the S.T.E. is an absolute and imperative 
necessity if the technically trained man is to occupy his proper 
niche in State building, tc improve his status and emoluments, 
or even retain hig present invidious position! 

Yet such an organisation is exceedingly difficult to set up, 
primarily, I think, because the average engineer "is extremely 
independent, and has learnt to rely very much upon his own 
resources. And it has proved a very difficult task to co-or- 
dinate the thousand and one views on every detailed point 
that has arisen. I cannot help thinking that if Mr. Le Roet 
had joined the S.T.E. and taken part in the setting-up ot 
ils constitution, he would have been rather less severe in his 
criticisms. And one of the, to my mind, most astonishing 
things is the large number of engineers who have deliberately 
stayed outside the ranks of the S.T.E. (while admitting its 
necessity), and stated as their reason that they ''will wait 
till something definite has been done by the S. T. E.“ How 
any engineer can be capable of offering such an illogical 
reason passes my comprehension. For is it not obvious that 
the S. T. E., or any other organisation, can do nothing until 
it has the majority, at least, in its ranks of the men 1t pro- 
fesses to represent? All such men who are wavering I would 
earnestly ask to join up at once, and give of their best to 
help those who have made a start in the face of very great 
difficulties towards establishing a powerful and representative 
Society of Technical Engineers. 

In conclusion, I would state that, as far as I am aware, it 
has been the settled policy of the S.T.E. to be a third party 
in the State; and also that it has never proposed to stan- 
dardise salaries. 

Let us all, therefore, sink our individualistic tendencies in 
this matter and join the S.T.E. We shall stand, in the in- 
dustrial strife and competition of the future, only if we are 
united; and thus only can we make ourselves heard by the 
nation and its Parliament. As Abraham Lincoln said on a 
notable occasion: ''If we don't hang together, depend upon 
it we shall hang separately.” 

C. F. Waddington. 


Bristol. 
June 30th, 1920. 


Technica Books. 


The plea so admirably put forward by Mr. Purday and Mr. 
Fred Bland for reform in the making of technical books, de- 
serves to be supported by all who desire to assist progress in 
British science, literature, and industry. Charles Darwin 
taught us to regard books as tools to be adjusted to the needs 
of the work before us. He would cut & heavy volume in 
half to make it more convenient to hold. If he had lived to 
see the modern engineer's year book, he would have divided 
it into quarters to make it more convenient to lift. "There 
was never a more delightful technical book than the old 
edition of Deschanel's Natural Philosophy when it appeared 
in separate parts. In a single mixed volume, how stolid 
it is. Those colossal creatures whose bones were formed for 
our amazement, and whose very names were too long for 
comfort, died of bigness, awkwardness, and forgetfulness. It 
is а pity that bookmakers do not more often go to the Natural 
History Museum. 

During the war the problem how best to record technical 
progress frequently arose. So far as the Admiralty was con- 
cerned it was solved by the issue of a continuous series of 
separate pamphlets. Each pamphlet was restricted to a single 
subject, and was written by an officer or by a group of 
officers, who had specialised in that subject. The pamphlets 
were all of the same size (13 in. by 8 in.), and each was given 
a serial number. Indexing was simplified, because references 
were to the serial number and page. It was proposed to 
issue а complete index every five years, and an interim index 
when necessary. 

For practica] purposes the requirement among engineers is 
a series of pamphlets, each restricted to an account of the 
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present state of knowledge concerning a particular pubject, 
the whole series to be indexed. Paper covers are good enough. 
The cost of pee of such pamphlets, even in 1919-1920, 
was not prohibitive. If the new Institute of Physics would 
undertake to publish a series of this kind it would confer a 
great benefit upon present and future technical workers. 
Awaiting publication, the index should be on cards, and the 
items for the index should be entered upon the cards 
within two weeks of the issue of any given pamphlet. The 
card-index should be available for reference at the Institute 
of Physics. 


Rollo Appleyard. 
July 4th, 1920. 


Adieux en Route. 


I had no time for farewells, so make use of your columns 
for the eame. I am off to Malaya on tin mine engineering. 
The Marconi operator repeated one of the old ones which 
may amuse readers: Given two similar bars of steel, one 
inagnetised and the other not. Decide which is which without 
use of any other apparatus.” 
H. M. Taylor. 


Ро Suid. 
Junc 94th, 1990. 


The I.M.E.A. and the National Joint Board. 


Considerable discussion took place at the general ineeting 
of the Incorporated Municipal Electrical Association, recently 
held, with respect to Mr. Alderman Jephcott's resolution 
regarding the acceptance by local authorities of recommenda- 
tions of the National Joint Boards under the Whitley scheme. 
There would have been, I think, even inore discussion, had 
not the shortness of time available made it necessary to apply 
the closure. I venture to think that the mover of the resolu- 
tion had the unanimous support of the meeting with reference 
tu recommendations of the National Joint Industrial Councils. 
A ditticulty shared by the writer, however, lay with the ap- 
plication of the resolution to the National Joint Board. This 
was not, I think, due to any objectaon, generally, to the 
terms of the resolution applying to a Council, duly appointed 
and duly recognised, to deal with the matter ‘of staff salaries. 
It did, however, appear that the resolution as put to the 
meeting, if passed, could be taken as giving authority to the 
National Joint Board as now appointed, to continue to make 
recommendations. 

There is real difficulty in dealing with staff matters of 
publicly-owned commercial undertakings by means of Joint 
Councils, and the method adopted in the formation of the 
National Joint Board has placed the managers of many elec- 
tricity undertakings in a most difficult position when dis- 
cussing matters arising out of its recommendations, with their 
respective committees. 

It would appear to the writer that when the Incorporated 
Municipal Electrical Association was invited to provide half 
the employers’ side of the Board, it should have obtained a 
mandate from the constituent authorities before accepting the 
Invitation. By giving such a mandate the various authorities 
would have been morally committed to abide by any decision 
arrived at. There is little doubt in the writer's mind that 
such authority would have been given, probably unanimously, 
and it would then have been necessary to discuss the method 
of election of the six nominees of the Association. This, I 
venture to suggest, is not a matter for the Council of the 
Association, but a matter for the general meeting. Whilst 
the Council, as then forined, could have dealt with matters 
of urgency, as, for instance, arbitration cases, its first duty 
would have been (following the example of the Industrial 
E to form District. Councils, and instead. of the 

National Council formulating a scale of salaries applying to 
the whole country, the matter would have been properly 
referred to the District Councils, and their recommendations 
subsequentiy submitted to the National Council for confirma- 
tion. 

Apparently the nominees of the I. M. E. A. on the Joint Board 
for this vear have yet to be appointed, and it was a matter 
of very considerable surprise to the writer that no reference 
whatever was made to the appointment of these gentlemen 
at the recent conference of the I.M.E.A. 

As the matter stands at the present time it would appear 
there is likely to be anything but Onanimity in accepting the 
recommendations of the Board by the various authorities. 


| C. Nelson Hefford, 7 
City Electrical Engincer and Manager. 
Leeds. 


June 30th, 1920. 


T shall be pleased if vou will clear up the following :— 

The I.M.E.A., at the business meeting at Ilklev, on Friday, 
June 2th, passed the following resolution. I quote from three 
papers :— 

Yorkshire Post, Saturday, June th. 10.—“ Another in- 
teresting discussion. was introduced hy Ald. Jepheott. M.P. 
(Birmingham), who moved a resolution (which was carried), 
stating that to avoid misunderstanding the Association desired 
that all individual undertakings be advised that it is their 
opinion that all awards, agreements, or recommendations of 
the National Joint Board should be observed.“ 


or Joint Board." 


Electrical. Times, July Ist, 1920, page 3.— Whitley Coun- 
cils. This Association in general meeting desire that all 
individual undertakings shall observe all agreements, re- 
commendations, or awards emanating from & Whitley Council 
of the Joint Board.” 

ELECTRICAL Review, July 9nd, 1920, page 6.—'' And that 
all awards of the National Joint Board or Council should be 
loyally observed." 

Can you, in your next issue, give the correct wording of 
this resolution, and say whether it relates to the National 
Joint Board for staff memibers, or to the National Industrial 
(Whitley) Council for workmen, or to both? 


July 5th, 1920. 


[To both, as we indicated. The exact wording of the resolu- 
tion is as follows: This Association in general meeting desire 
that all individual undertakings shall observe all agreements, 
recommendations, or awards emanating from a Whitley Council 
—Ens. Ыс. REv.] 


Confused. 


What is the Contractor Doing? 


After reading Mr. Blake's remarks, one would come to the 
conclusion that there is a sad lack of real interest taken in 
the commercial sales side of the business. Unfortunately this 1s 
the case with most contractors, who generally are satisfied 
with having their front windows all dressed up with paint 
and nothing for the шап in the street to see but those magic 
letters '' Electrical Engineers and Contractors." Fortunately 
there are others who turn their thoughts on making hay while 
the sun shines, and who make heroic but unsuccessful at- 
tempts to attract the eyes of the public to their goods; but 
this is all in vain, due to the want of “flash ” advertising 
and publicity matter, and the necessary expense in creating 
artistic. show-room facilities. If manufacturers would follow 
in the footsteps of their American brethren and co-operate 
with contractors, they would find that British industry and 
goods would be first past the post in the great race for the 
home trade which has still got to be won. 

J. B. Epstein. 

Glasgow. June 28th, 1920. 


— — 


Com position v. Porcelain Insulators. 


In your issue of June l5th, you published a letter from 
Messrs. Thomas De La Rue, replying to my letter published 
in your issue of June 4th, in which I took exception to this 
firin disparaging porcelain in favour of their own composite 
material Telenduron.”’ 

I showed that the figures published by them of tests taken 
by the N. P. L. on Telenduron ” really showed the inferiority 
of "'"Telenduron " against porcelain as regards electrical 
strength, and hence that this material 18 not suitable for high- 
tension work, for which they also claim it. 

Messrs. Thomas De La Rue now say that for high-tension 
work they make other grades of '' Telenduron." For these 
other grades to be of any use for high-tension work, they 
would have to be vastiy better electrically than the grades 
of which they give tests. For Messrs. Thomas De La Rue to 
be able to say that these other grades are suitable for high- 
tension work they would need to have had tests on these 
also (otherwise how can they know’), so perhaps they will 
publish tests on such other grades to substantiate their elec- 
trical fitness for high-tension work, or else withdraw their 


assertion. 
Geo. V. Twiss. 
London. June Wih, 1920. 


High-pressure Direct-current Transmission. 


Could you kindly tell me, through the medium of vour 
valuable journal, what are the drawbacks to tbe use of 
extra-high-pressure continuous currents? 

If I am correctly inforined, no system over a thougand volts 
D.c; is in existence in this country. Is commutation the 
trouble, or transinission? 


June 98th, 1990. 


[The difficulties reside solely in the generating and convert- 
ing machines, which cannot be built as vet for large powers 
at pressures above, say, 5,000 volts. Consequently machines 
of about 1,000 kw., generating at 5,000 volts, have to be 
voupled in series to attain the necessary high pressure for 
transinission, and similarly at the receiving station motors 
of 1.000 Kw. or so have to be employed, several of which шау 
be coupled to one generator. In transmission, direct current 
at high pressure is far superior to alternating current; it 
requires the minimum amount of copper. has no die lectric 
loss, involves the cheapest construction of overhead line or 
underground cable, bas no capacity current, can be used with 
an earth return, and does not affect telegraph or telephone 
communication. Underground cables can readily be made 
to work at 100.000 volts p.c. 

The only such system at work in this country, to our know- 
ledge, is that laid down by Mr. J. 8. Highfield for the Metro- 
politean Electric Supply Co., Ltd.. in 1911. See ELECTRICAL 
Review, June 14th and Ast, 1912, and June Q0th, 1918.— 
Eps. Exec. Rev.] 


Ignoramus. 
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NEW PATENTS. APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


iled expressly for this journal by Messrs. Serton-Jones, O'DRLL AND 
TEPHENS, Chartered Patent Agents, 285, High Holborn, London, М.С. 1. 


16.650. Automatic electrical adjusting device." G. Wallace. June 215%. 

16,651. Machine for stripping rubber, &c., from electric cables, &c." G. 
Wallace. June 2lst. | : 

16,672. * Method of securing metal contact or electrical continuity between 
unscrewed tubes and fittings in conduit wiring systems.” E. J. Stockwell. 
June 2lst. 

16.680. Electric contact-makers and circuits connected therewith for rail- 
ways, &c." N. P. Roc. june 2ist. 

16.682. Electric contact-breaker for railways.” N. P. Roc. June 214. 

16,683. '' Bracket for attaching electric contact-breaker to locomotives. N. 
P. Roe. June 2lst. 
qoe ** Radio-telephony.” L. L. Jacquot, June 21st. (France, June 20th 
919.) 

16,695. Testing electric cables." C. F. Street." June 21У. 

16,701. “ Electrostatic plant for depositing dust, &c., from gases." Skin- 
ningrove Iron Со. and T. R. Smith. June zlst. 

16,705. Support for telephone receivers." D. Yellin. June 21м. 

16.726. Process for electrical gas purification," J. E. Lilienfeld & Metall- 
bank und Metallurgische Ges. June Zlst. (Germany, August sth, 1918.) 

16,737. Rectifiers.” — Siemens-Schuckertwerke. june 21st. (Germany, 
June 10th, 1916.) | 

16.739. Ignition magnetos for internal-combustion engines,.“ P. J. M. 
Lefevre. June 21st. (France, March 27th, 1919.) 

16,745. Lifting magnets." fgranic Electric Со. (Cutler. Hammer Manu- 
. facturing Co.). June 21м. 

16,747. Electrical distribution and power-transmission systems.’ 
Electric Co. (Cutler. Hammer Manufacturing Co.). June Zlst. 

16,806. '' Automatic switches for relay circuits, &.“ Austin Motor Со. and 
C. B. Walker. June 22nd. | | 

16,817. *' Block signalling кумеп,” J. Bethenod. June Xand. 

16,818. * Two-way rectitving crystal receiver. for radiotelegraphy." R. S. 
Spreadbury. June 22nd. 

16,835. '' Means for suspending electric lighting bowls, &c.“ F. W. 
Hollingsworth. June 22nd. 

16,838. “ Eectrical contacts of the pug-and-socket type.“ H. J. S. Thomas. 
June And. 

16,847. Electric burglar, &c., alarms.” T. Gunn, Ltd., and H. J. 
Tibbles. June 22nd. : 

16.800. Maüygneto-cleetric machines." British Thomson- Houston. Co. and 
А. P. Young. June 2nd. i 

16,862. Electric power-generating sàs.” A. Biro. June 22nd. (Hungary, 
February 3rd, 1919.) 

16,8583. '' Electric ineandeseent lamps for. polyphase currents.“ E. Gerard, 
June 22nd. (Belgium, November 26th, 1913.) 

16,911. “ Electric starting devices for internal-combustion engines.“ R. 
Bosch Akt. Ges. June 22nu. (Germany, May 26th, 1919.) 

16.912. Commutators, &c." R. Bosch Aki. Ces. June 22nd. (Germans, 
April 29th, 1919.) 

16,918. *“ Telegraph cables.” H. W. Sullivan. June And. 

16,9445. Electrical switehgear." W. A. Coates, D. R. Davies, G. E. 
Gittens and Metropolitan-Vickers. Electrical Co. June. Aud. 

16,990. ** Comuuutator for electric dynamos, motors, Xc.” H. Rowlands. 
June 23rd. 

16.977. Electric switches." J. C. White. June 23rd. 

16,980. Two-phase high-frequfacy electric alternating-current generators.” 
M. С. A. Latour. June zird. 

16,999. Arrangement for controlling length of conversations for telephones, 
&c. Automatic ielephone Manufacturing Co. P. T. Bates and A. V. 
Newell. June 23rd. 

17.000. Telephone systems. ™ Automatic Telephone. Manufacturing Co., R. 
Mercer and J. Savin. June 23rd. 

17,003. '' Electric switch.” J. Beissbarth. June 23rd. (Germany, January 
3lst, 1919.) 

17,005. Electro-mapnetic feeding devices for machine tools." F, Werner. 
June 23rd. (Germans, February 26th, 1916.) 
xc " Magnetos. for internal-combustion engines." E. J. Pilblad. June 

rd. 

17,030. Switen on and off. installation. for electric. circuits"! F. Sinzig 
and H. Wenger. June 23rd. (Switzerland, October Suh, 1919.) 

17.012. Heavyaurrent. гау” E. C. R. Marks (Gleirichter Akt. Ges.) 
June 23rd. 

17.047. Telegraphic reception," Siemens & Halske Akt. Ges, June 23rd. 
(Germany, September 27th, 1918.) 

17,048. Typewriting telegraphs.” Siemens & Halske Akt. Ges. June 23rd. 
(Germany, December loth, 1918.) 

17.049. Suspension insulators.” 
(Germany, November 29th, 1919.) 

17,055. ©“ Heating device in electrical resistance furnaces.” Allgemeine 
Ges. fur Chemische Industrie. June 23nd. (Germany, March 13th, 1914.) 

17.074. Electric lighting systems for automobiles, бс.” J. S. Withers (L. 
Rerault). June 23rd. : | 

17.077. *'' Electric battery lamps." F. J. Turquand. June 23rd. 

17.081. Electric lampholders." H. Garde. June 23rd . 

17,082. ‘* Electrical fittings." H. Garde. June 23rd. 

17.085. Electrically-operated speed regulators," Duplex Engine Governor 
Co. June 23rd. (United States, June 23rd, 1919.) 

17,103. *' Electric arc lamps." Н. Jackson. June 24th. 

17.123. Locking devices for electric, &c., hoists." J. Barker & Sons and 
J. Saxton. June 24th. 

17.132. Electric current interrupters." C. E. Bennett. June 24th. 
(United States, June 24th, 1919.) 

17,135. *' Method of electrically welding stecl." J. W. Plant. June 24th. 

17.144. Electric diaphragm alarms." Apollo Plug Manufacturing Co. and 
F. Brown. June 24th. 

17.189. Dynamo-electric machines," Siemens-Schuckertwerke, June 24th. 
(Germany, July 25th, 1919.) 

17.195. © Bluid-actuated and electrically-actuated boring and drilling ma- 
chines.” W. Kuhn. June 24th. 

д 17.217. Ignition apparatus of submarine mines," S. J. Williams. June 
24th. 

17.228. Terminals for electric cables, &c." А. E. Parnacott; June 24th. 


*, 


' [granic 


"o  Siemens-Schuckertwerke. June 23rd. 


17.239. “Distributing apd «галета boxes far electric installations.“ A. 
Bakker and Bureau voor Uitvinders. June 24th. 
17.273. Receivers. for telephony and telegraphy.” А. W. Dransfield. 


June 23th. 
17.319. Circuit making and breaking device," E. Sehattner. June 25th. 
17,431. “ Sparking plugs." P Mei. June 25th. 


17.334. Dynamo-electric machines.“ Sjiemens-Schuckertwerke. June 25th. 


(Germany, September 6th, 1919.) 


7,335. : Dynamo-electrié machines.“ Siemens-Schuckertwerke. June 25th. 
(Germany," January 12th, 1917.) 

17,948. '' Eiectrolywrs." R. Pechkranz. june 25th. (Switzerland, June 
27th, 1919.) 

17,351. '' Electric heating apparatus." M. R. Malhomme. June 35th. 
(France, August 19th, 1919.) Ў | 

1/7,2559;9. '' Apparatus for detecting and determining direction of wave 
energy." Steward Davit & Equipment Corporation. June 25th. (United 
States, June 25th, 1919.) 

17,356. “ Directive sound transmission." Stewart Davit & Equipment Cor- 
poration. June 25th. (United States, June 25th, 1919.) 

17,357. *' Devices for detecting and determining direction of Sounds.“ 
Steward Davit & Equipment Corporation. June 25th. (United States, June 
25th, 1919.) 

17.358. Method of sounding and determining distances." Steward Davit & 
Equipment Corporation. June 25th. (United States, June 25th, 1919.) 

19,360. " Electric compensators.” Steward Davit & Equipment Corpora- 
tion. June 25th. (United States, June 25th, 1919.) 

17,394. *' Electrical quick make-and-break switches.” H. C. Sanders. 
June 26th. 

17.405. * Casings for electric lamps.” J. Bein. June 26th. 

17.408. Magnetic motor." D. Suchostawer. June 26th. 

17.413. Kiectromagnetie wave-receiving and transmitting arrangements, "* 
Soc. Francaise Radio-Electrique. June 26th. (France, November 3rd, 1916.) 

17.471. Electro-maꝑnetic relays." Creed & Со. and T. Lenaghan. June 
26th. 

17, 472. Voltaic batteries." G. Calvert. June 20th. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 
7,7914. Electric lampholders." T. J. Jones. April 30th, 1919. (145,941) 


1919. 

1.363. iiv siaiac-eleetrie machines.’ Bruce Peebles & Co. and C. J. Hunt. 
January 20th, 1919. (142,705 ) 

1.985. Supporting device for overhead electric trolley wires.” F. W. 
Fawdry and P. Dawson. August likh, 1919. (143,946.) 

2,197. “ Electrice signalling systems comprising amplifying or repeating 
apparatus." Western Electric Co. (Western Electrice Co.]. January th, 191. 
(0 42,049.) 

2,487. '' Apparatus for generating electric currents.’ 
Co. June &th, 1918. (128.190.) 


Splitdorf Electrical 


4,592. ** Electro-mechanical pocket. lamps." K. K. Krag-Moller. February 


24th, 1919. (143.958.) 

5.73. Electric smelting furnaces." IJ. Hole. April Vth, 1918. (125,363.) 

5,541. Direct current motors and generators.“ . Stirk and J. G. Stirk. 
March 10th, 1919. (143.980.) | 

5.964. Electric lamps for motor-vehicles or for other purposes.” G. A. 
LEdman. March llth, 1919. (143,983.) 

6,610. “Contacts of electrical. switchgear.” R. S. O'Neil, 
1919. (143,993.) 

7. ATU. Electrical switches.” S. W. Hamlyn. Mareh 28th, 1809. 144,009.) 

BM. "U' Electric vehicles W. Rogers. October Fih, 1919. (4t, uz.) 

ROKI, Dynamos.” E. A. Watson and NI. I.. Magneto Syndicate, April 
9th, 1919. (144,024.) 

13,094. “t Protective gear for alternating-current. systems. ™ H. Pearce. and 
Metropolitan-Vickers Electrical Co. May 24th, 1919. (144.073. 

13.199. ** Radio-siggnaling systems." British Thomson-Ilouston Co. (General 
Electric Co.). May Yoth, 1919. (144,072.) 

15.4180. Ignition attachment for the prevention of loss by theft of motor- 
vehicles under their own power," T. А. Kirton, June 20th, 1919. (Cognate 
application 23,174/19.). (144.107) 

15,544. Electric. switches.” F. M. Burrell and C. W. Smith. June 20th, 
1919. (144, 108.) | 

17.073. *' Electric. circuit controllers." R. Amberton. July &th, 1919. 
(144,122. 

15,326. '' Storage battery locomotives." Mancha Storage Battery Locomotive 
Со. August ЗІМ, 1918. (132,234) 

21.514. „ Combined telephone and telegraph systems comprising amplifving 
or repeating apparatus.” Western Llectric Co. September 2nd, 1919. (Addi 
tion to 143.919.) (144.152.) 

21.568. Mayneto-cleetric ignition machines,” 
1918. (132.257.) y 

25.518. Dynamo-electrie machines," Baron Clifford. of Chudleigh (W. II. 
Clitford), October 17th, 1919. (144,175.) 

26.485. “Electrical installations for controlling electric pianos and other 
apparatus," C. Audran. July 18th, 1919. (144.182.) 

26,496. '5 Selective electric switehing-devices," Allmanna Telefonaktiebolaget 
L. M. Ericsson. December Vth, 1918. 138,593.) 

27.026. Trolley-heads for electric wamcars.“ F. Sharp and J. Marun. 
November 3rd, 1919. (144,183.) 

27.23. Bushings for electric conductors.““ British Thomson-Houston Co. 
(General Electric Co.). November IIth. 1919. (144,1:H .) 

28.448. Control of asynchronous electric motors.“ Siemens-Schuckertwerke 
Ges. August 3lst, 1918. ` (135,480.) 

31,990. Magnetic toy," J. J. Tyndall. December 20th, 1919. (144,211.) 

1920. 

2.727. Magnetic separators.” F. Uhlig. October 10th, 1919. (144,221.) 

5.039. “ Arrangement for protecting telephone installations from currents of 
dangerously high tension." A. Perego. November 237d. 1918. (139.198.) 

7235. “ Magnetoslectric ignition apparatus.” Н. G. C. Fairweather 
(Aktiebolaget Svenska Elektromagneter). March 10th, 1920. (144,234.) 


March 17th, 


Scintilla, — September 2nd, _ 


SS ͥßßk! ee 


Cape Town Electrical Dispute.— The dispute between 
the Electrical Contractors’ Association and the Electrical Trades 
Union has been referred to a Joint Board composed of an equal 
number of employers and employcs in the building trades, with a 
neutral referee. This Joint Board has been formed for the purpose 
of adjusting all differences arising in the building and allied trades. 
Each trade sends a delegate to the Board representing the employer 
and another delegate representing the workmen. Mr. Bird, of the 
Kitson Lighting Co., representa the Electrical Contractors’ Associa- 
tion on the Board, 


- 


— — — ee — — — — 


— — — — — а 


— — nr нире 


TELE: 


ELECTRICAL REVIEW. 


Von. LXXXVII. 


JULY 16, 1920. 


No. 2,225. 


ELECTRICAL 1 REVIEW. 


Vol. LXXXVII.) CONTENTS: ete 16, a. 
Industrial Conditions in Germany in 1919 277 ae e. 65 
National Awards sa. um eco ‚өе бое | ТТ "E 
" We Must Export to Live! — Tm" ө» » e. 67 
The Imperial Wireless Chain оке wee eos „ 67 
Financial Responsibility for Electricity Supply „ ww OT 
A New Wireless Oall Signal, by E. H. Shaughnessy (Шы. ... 68 
The Design of Lifting Tackle, by J. T. Towlson (illus.) e. 69 
Electricity in Italy; Statistical Data a - e. 70 
The Incorporated Municipal Electrical Association 
Tariffs for Domestic ee Service, by J. W. Beau- 
champ... eee 988 vie sve 71 
Supplementary Notes. The Supply of Electricity to Small 
Dwellings in Continental Cities vis CE 
Annual Report ... „ ave А eee e. 73 


The Aero Exhibition "x. 
Legal eco eee 06 eee eee eee cas eee eee 16 
Business Notes өөө ecc ecc өгө eee eee es 75 
Notes ... 00 * өөө . 000 eco өөө „өө - c 81 
City Noten ese өзө ees ove. eee 006 е 83 
Stocks and Shares eee eo PE eee ‚ өөө „ 87 
Market Quotations . - ese ses 885 e. 88 
Water-Power Development, by L. E. Wood ‘ed * 89 


New Electrical Devices, Fittings and Plant (Шиш cis e. 90 
Electric Railway Contaot 3 уе Sir P. карыз (illus.) 


(concluded)... B T .. 91 
Joint Electricity Authorities 988 E eae - es 93 
Trade and Industry in Greece eid A e. 94 


Tramways and Light Railways Association p eee e. 95 
Oerrespondenoe— . · 
The Protection of Transmission Lines са Lightning 95 


What is the Contractor Doing ? TI ITI e. 95 
The Eleotro-deposition of Iron e een ec 95 
The E.P. Е.А, eee ebo >: eoo чоо ове eee 96 


New Patents Applied for, 1920 өөө өөө ove ` өөө s» 96 
Abstracts of Published Specifications  .... ... - * 96 
Contractors’ Column ооо e 


—H—U—ꝓ— —— M M Z— — —— a —— — 


E ELECTRICAL REVIEW " SUBSCRIPTION RATES. 


UNITED KINGDOM and CANADA £1 12 6 per annam. 
OOLONIAL and FOREIGN .. .. Зз 18 de. 


Postage Free. 


THE ELECTRICAL REVIEW. 


Published every FRIDAY, Price 6d. 
The Oldest Weekly Electrical Paper. Established 1878. 


TO BE OBTAINED BY ORDER FROM ANY KNEWSAGENT IN TOWN OR COUNTRY. 


OFFIOE VT, LUDGATE HILL, LONDON, E.O. 4. 
Telegraphio Address: АвкЕкАҮ, CENT., Lowpox." Code. A BO, 
Telephone Nos. : City 997; Central 4495 (Editorial only). 
The " Electrical 


ectrical Revi is the recognised medium of the Electrical T 
by far the Largest m ии of any Electrical Industrial Paper in eng: eem 


FORZUIGN AGENTS: 
AD TADE саа, Atkinson & Co., , Mrirax: Fratelli Treves, 
resham Btreet : 
5 N. Z.: Gordon X Gotch, ir BED Nan Nostrand, 26, Park 
rt Street; eter ait, P.O. 
Panis: Boyveau & Cheville Rue 
Box 392. de la Banque. nos 
PreRTH, W.A.: 
William Btreet. 
Rome: oon & Co., Corso 
Umberto °з. 
SYDNEY : 


Brispang ; Gordon & Gotch, Queen St. 
CHRISTCHURCH, N.Z.: Gordon and 
Gotoh, Manchester Street. 
DCNEDIN, N.Z.: 
Princes Btreet. 
JOHANNESBURG, CaPETOWN, BLoEx- 


Gordon & Gotch, 
Gordon & Gotch, 


9 5 G: Tait, 278, George 


FONTEIN, DcRBAw, Ровт  Eviza- Street; Gordon & Gotch, Pitt Stree 
t. 

Led. &c. Central News Agency, | mosso Онт. : Wm. Dawson & Bons, 
LauxczsTOoNW: Gordon & Gotch, Ltd., Manning Chambers ; Gordon 


Cimitiere Street. 
MELBOURNE: Peter G. Tait, 90, Wil- 
паа Btreet; Gordon & Gotch, queen 
reet. 


and Gotch, 132, Bay Street. 


WELLINGTON, N.Z.: Gordon & Gotch, 
Cuba Street. 


Cheques and Postal Orders (on Chiet Office, London) to be made able to 
Tux Review, LrxrTED, and crossed “ London City E M 


CPRIOAL 
Bank, Newgate Street Branch.” 


[65] 


INDUSTRIAL CONDITIONS IN GERMANY 
IN 1919. 


IT is not with any degree of satisfaction that we lay down 
the report which was issued in the last week of June by the 
Department of Overseas Trade (Development and Intelli- 


gence) “on industrial and commercial conditions in 
Germany at the close of the year 1919." The report is 
decidedly ** poor stuff " from an industrial and commercial 
point of view ; it is no credit to the Department concerned, 
and it is doubtful whether the industrial parts are worth 
the money devoted to their preparation. Some eight pages 
are occupied by finance and taxation, five pages by coal and 
railways, three by iron and steel, two by leather, three by 
shipping, and two by aviation, while the remaining eleven 
pages deal with statistics. Apart from finance and taxation, 
and most of the statistics, practically all the information 
has already previously been published in English journals 
and newspapers, and the report is more remarkable for what 
it omite than for what it contains. 

The whole tenor of the section on coal and railways is 
the great shortage of coal for industrial and domestic 
purposes, and for the working of the railways and the gas 
and electricity supply works, the latter of which had to 
curtail their supply to consumers, and some even had to 
shut down. It ів also mentioned that а number of blast 
furnaces and steel planta in the Siegerland were brought 
to a standstill, but the situation of the great iron and 
steel works in Westphalia, which own most of the mines 
and works in the Siegerland, is not even considered worthy 
of notice from the point of view of the scarcity of coal and 
coke. In the appendix on coal it is stated that the pro- 
duction of coal in the Ruhr in December averaged 268,500 
tons per day, or 6,471,000 tons for the month, and the price 
of Ruhr coal, which was only 11 marks per ton at the 
pit in January, 1913, had risen to 105 marks in 
January, 1920. It is, however, more to the point for the 
public to be informed that, thanks to the employment of a 
larger number of miners and the working at many pits of 
two extra half shifta per week, the output of pit coal in the 
Ruhr reached 7,092,000 tons in May, 1920, as compared 
with 6,511,000 tons in April, and the daily production on 
these special days now exceeds 300,000 tons. It is also 
necessary to mention that such enormous advances have 
been made in the Ruhr this year that at the present moment 
the prices of coal range from 194 to 262 marks per ton, on 
rail at the pite, while the wages now paid to underground 
and surface workers average 45 marks per shift, as compared 
with about one-seventh of this amount in former periods of 


The transport services by rail naturally suffered from the 
scarcity of coal, but this difficulty has now been overcome. 
The report, however, does not give any information con- 
cerning the amalgamation of all the Federal State railways 
into one uniform network, which was under consideration 
last year, and which has since been carried into effect. 
But it does refer to the number of railway trucks and loco- 
motives needing repair, and states that the Government has 
closed some of the most important shops, because it was 
felt that nothing short of this step would have any effect on 
the stubbornness of the workmen ” ; that is, their idleness 
and indifference, according tothe report. A more important 
question, however, was also at staxe—the problem of plece 
work. If it is possible for the report to cite the closing of 
the shops in January, 1920, the authors should also have 
been able to announce that the 13 State shops concerned 
were re-opened a few weeks later on the men agreeing to 
work on the piece system, and they began to turn out more 
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locomotives in а repaired condition weekly than were 
sent into the shops for repairs every week. It is 
necessary to state this fact, because innocent readers might 
infer from the report that the shops are still closed, and no 
improvement in repair work has taken place. 

If we now turn to the iron and steel section, we find the 
statement that it may be imagined from the remarks 
concerning coal that the iron and steel industry also had 
great difficulties to contend with last year. After quoting 
from the annual report of а leading company, and from 
observations made by chairmen at the annual meetings of 
two important companies, the report enumerates the transfer 
to foreign ownership of certain (German iron-ore mines and 
iron and steel works in Luxemburg, on the left bank of the 
Rhine, and in former German Lorraine. As details of all 
these matters have already been published in English 
journals, no occasion arises for reproducing them in this 
place; and they represent the substance of the three pages 
devoted to iron and steel! The reader looks in vain for 
any guidance as to the situation of the great steelworks in 
Westphalia at the end of 1919; and he is given no 
information concerning the Steel Syndicate's activity in the 
home and export trade in 1918-19 and the death-struggles 
of the Steel Syndicate with the Government in the final 
quarter of 1919 (continued early in 1920) in its attempt 
to defeat the Ministry for Economy's scheme to replace the 
syndicate by a so-called self-governing organisation composed 
of representatives of producers, merchants, consumers, and 
workmen. Nor is the reader informed of the production of 
iron and steel in Germany in 1919. It is true that the 
figures for November and December were purposely with- 
held by the Association of Iron and Steel Producers, and 
have been withheld ever since, but the output of pig-iron in 
the 10 months ended with October was 5,281,000 tons, and 
approximately 6,280,000 tons for the complete year; 
while the production of steel was approximately 8,000,000 
tons in 1919. 

We pass over the questions of leather, shipping and avia- 
tion, and then reach—not the chemical, electrical, ship- 
building and engineering industries—but the“ conclusion." 
In this conneciion the report states that а picture has 
been drawn which can leave no doubt as to the state of the 
country. Except for the idiosyncrasies peculiar to each, the 
general condition of the great German industries presents 
very much the same features as described in connection with 
iron and steel." But what are these features ? Extracts 
from a company report and speeches of two company chair- 
men! As for the chemical industry, the report remarks that 
all the large concerns lie in occupied territory, and as they 
have been under Allied supervision, hardly fall within the 
scope of this report; but as far as сап be ascertained, they 
also have suffered from the shortage of coal and of many 
other essential raw materials. Quite so. But surely it 
was not beyond the province of the report to have referred 
to the great aniline dye trust, though mostly in occupied 
territory, and its augmentation of share and preference 
capital last November by hundreds of millions of marks, во 
as to prevent the introduction of foreign influence of a 
dominating character, and to strengthen the bonds uniting 
the several companies forming the trust. This ws in 
1919. We cannot understand this omission, but we can 
comprehend, because applying to May of this year, that no 
information is given concerning the enormous profits made 
by the dye companies in 1919 through the disposal of stocks 
abroad, at the world's market prices, and despite the obliga- 
tion imposed by the Treaty of Peace to deliver 50 per cent. 
of the stocks to the Allies. 

The report is even more reticent regarding the electrical 
industry ; there is nothing about the course of business, 
prices, capital increases, labour conditions, &c. So 
insignificant is the German electrical industry considered to 
be, that it is dismissed with less than a line. The electro- 
technical industry," the report states, “and the many 
branches of machine construction are practically in the 
same state "—that is, they have suffered from a shortage of 
coal, and of many other essential raw materials. It is 
impossible to leave the report without an expression of great 
disappointment at the superficiality of most of the informa- 
tion on the one hand, and the complete silence regarding 
important matters on the other, Yet these obvious defects 


could have been lessened somewhat by the placing at the 
end of the report of one single page summarising the general 
situation in Germany at the beginning of June, and thus 
bringing the report up to date. It is very much to be 
feared that the Overseas Department, like so many other 
Government departments, does not yet possess a properly 
qualified staff for dealing with questions—at all events with 
regard to industries in Germany—in such a manner as to 
depict the situation in a form conducive to the enlighten- 
ment of the public. A report like the present one would 
never have been signed by a Trade Commissioner ; it would 
not have borne the signature of a commercial attaché or 
counsellor unless he were perfectly innocent of commercial 
and industrial matters, and no man who possessed a 
reputation he desired to maintain would have placed his 
name at the foot of this uninforming, uninteresting, and 
almost useless report regarded from а commercial and 
industrial point of view. 


THE subject of Whitley Councils in the 
electrical industries and their awards has 
lately assumed prominence owing to regrettable hitches in 
their working, due partly to the actions of the Councils and 
partly to those of the constituent supply authorities, and 
it came under discussion at the recent I.M.E.A. Con- 
vention. We have already dealt with the cases of 
Gillingham and Wimbledon, where awards of the Home 
Counties Joint Industrial Council and the National Joint 
Board of Employers and Staff Members were repudiated by 
the municipalities concerned (in the latter case, we believe, 
through a misunderstanding which was quickly rectified). 
We now have to record the case of Worcester City Council, 
which, on the recommendation of the Electricity Committee, 
refused to accept an award, and substituted other advances 
in salary for those due under the award. The explanation 
was that while an award of the National Board was based 
on plant capacity, it happened that the maximum load on 
the plant was at the time less than half that value. 
Whether this is or is not a legitimate plea we shall not 
pause to discuss. Again, complaints were made at the 
Convention that certain corporations, with Bradford cited 
as the worst offender, had not confined their action to com- 
plying with the award of the Tramway Industrial Council, 
but had grestly overshot the mark by giving higher increases 
of wages, and had thus upset the position throughout the 
whole country. 

All the foregoing are examples of local authorities refusing 
to comply with the awards. But at the Convention a case 
was cited in respect of the London Whitley Council, on 
which sat two representatives of London companies ; these 
assented to an award, but on its publication the companies 
concerned declined to accept it, resigned from the Council, 
and withdrew their representatives. 

The above are only typical examples ; many others, we 
regret to say, could readily be cited. 

A totally different case involves the relations between the 
National Council and the District Councils (Electricity 
Supply). The latter had agreed an award—of course, with 
the full approval of the Trade Union representatives— and 
all was proceeding satisfactorily when the National Council 
threw a bomb in the shape of a decision to refer the question 
to arbitration, without consulting the District Councils. 
We published last week an emphatic protest from the 
District Council for No. 9 area, the Employers’ Side of 
which flatly refused to take part in the arbitration, or to be 
bound by its decision. 

Now, what does all this represent but a state of instability, 
discord, and indiscretion, which is not far removed from 
chaos? And who are the responsible parties in all the 
cases we have mentioned? In every inslanre the em- 
ployers are the recalcitrants, although they are fully 
represented on the respective Councils and the National 
Doard, Ів not this a truly deplorable display of disloyalty 
and insubordination ? and is it not a disgraceful example 
to place before the Trade Unions, which have loyally 
accepted the awards to which their representatives have 
subscribed > There appears to be nothing to choose between 


National Awards. 
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companies and municipalities in this respect. The native 
sense of individuality retains its vigour even in the bosom 
of a municipal council—indeed, it was that sense which, 
under the disguise of democratic principles, led to the early 
Electric Lighting Acts, enabling each local authority to 
possess its own little undertaking, and thus produced that 
unfortunate state of affairs which the 1919 Act was designed 
to revolutionise. But the principles of democracy require 
submission of the section, as well as of the individual, to 
the will of the majority for the public welfare, and this 
should be laid to heart by the committees and companies 
which at present control the public supply of electricity. 
We warn them that the path that some of them are treading 
leads either to a humiliating surrender in the near future, 
or to what is much more serious, and may be disastrous— 
the breakdown of the Whitley Council system. 

That the Whitley Councils have already effected a very 
marked and real amelioration of the relations between the 
employers and employed who sit on them, is a fact which 
cannot be denied. A strong appeal was made at the 
I.M.E.A. Convention to the municipal authorities to 
comply loyally with the awards of both the Councils and 
the National Board, and we would extend that appeal also 
to the companies concerned. The day of watertight com- 
partments is past ; those who uphold it are the Sinn Fein 
of electricity supply. 


Мв. KeLLAway, the Minister in 
Charge of the Department of Overseas 
Trade, bas been speaking with justifiable 
emphasis on the imperative necessity for us as a people to 
work with the greatest po:sible enthusiasm to secure a rapid 
and continuous increase in the export trade. Itis true that 
our export trade values are making an improving showing 
in the monthly returns, but there is a fine opportunity for 
sending the volume of foreign trade up far beyond any 
hitherto recorded figures. It is reported from all directions 
abroad that our products are urgently required, and the 
warning is given thatif we are not able to meet the demand 
promptly, our international competitors will secure the 
business. Mr. Kellaway follows his predecessors in office 
with a clarion call to the industrial and trading sections of 
the community. Without a great erport trade we can 
neither feed nor clothe our people. We must erport to live.” 
One solitary speech, however compelling in its influence 
upon а small audience of commercial men, can do little 
compared to a campaign which shall get this commonplace 
truth home tothe minds of the million. Such words ought 
to be prominently displayed upon every conspicuous 
hoarding in the industrial centres. The words “ increase 
production!“ have lost their appeal, but we will not 
believe that leaders lack the imagination necessary to 
bring up before the workers what on a previous occasion 
we ventured to describe as The Export Vision." We 
must needs work out our own salvation, and must try all 
the harder now that the 60 per cent. E.P.D. has to 
remain. 


^ We Mast 
Export to Live!” 


IN our last issue we gave an abstract of 


The Imperial the report of the Imperial Wireless Tele- 


Wireless Chain. 


graphy Committee, of which Sir Henry . 


Norman was chairman, showing that the Committee, which 
was technically very strong, recommended the establishment 
of an Imperial chain of stations about 2,000 miles apart, 
relying upon the use of thermionic valves for transmission 
and, of course, for reception. The adoption of the valve 
would be a somewhat bold step, seeing that no commercial 
service over such distances has yet been put in operation by 
this means, but it cannot be denied that development is 
rapidly proceeding in that direction. The practical alter- 
native ів the Poulsen arc system, which is actually in extended 
use for long-distance working—even exceeding a range of 
5,000 miles, as we have shown*—and this also has great 
possibilities before it. In this connection we would refer 
to the fact that the fundamental Poulsen patente have all 
expired, and the statement of Mr. Godfrey Isaacs, reported 
in our issue of July 2nd, that “all the evidence went to 
show that the Poulsen arcs belonged to the Marconi Co.,” 


— age. — — 
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* ELECTRICAL REVIEW, April 2nd, 1920, p. 424. 


is therefore misleading ; the Poulsen arc is subject to no 
monopoly. 

That such a wireless chain is necessary and feasible is 
beyond dispute ; but for the pernicious effects of political 
wire-pulling—or should we say wireless-pulling ?—we should 
probably have had it in operation before the war broke out. 

Farther, it ought to be owned by the States of the Empire. 
But whether it ought to be operated by the State or by a 
controlled company is a very different question. We have 
seen so much of the effects of State operation, especially 
during the War, that we have the gravest misgivings as to 
the desirability of placing the wireless chain in the hands of 
Government departments, On the other hand, there is one 
bright, if solitary, example of efficiency to the credit of the 
State—the management of the Pacific Cable by a Commis- 
sion. In this connection we can hardly ignore the ambitious 
scheme put forward by the Marconi Co. (see ELECTRICAL 
REVIEW, March 19th, 1920), which was curtly turned down 
by the committee; without discussing the merits of the 
rival schemes, we must express the opinion that the decision 
of the Marconi Co., owing to a personal quarrel between its 
managing director and the chairman of the committee, to 
abstain from giving evidence before the committee was a 
strabegical blunder of the first magnitude. In the past we 
have defended the company against unjust political and other 
attacke, but in this case we must admit that if it is cut out 
of the Imperial scheme, it will only have itself to thank. 


THE scheme for a West of England 
Joint Electricity Authority" is now 
apparently going forward for the judg- 
ment of the Electricity Commissioners. 
The feature which excites, perhaps, the 
most general interest is the provision made to meet possible 
losses. This has always been one of the questions which 
arise in every schmee for co-ordinating electricity supply. 
Who pays if the expenses can't be met? Hope springs 
eternal in the breast of the promoters, of course, but the 
unemotional demand of finance is that security of some kind 
must be forthcoming—in case things go wrong temporarily. 
The West of England has solved the problem by proposing 
that the authority, in the case of both ends not meeting, or 
of its anticipating such eventuality, shall have power to 
issue precepta on the member undertakings, County Councils, 
and others represented, for the deficit —proportionately to 
their voting representation on the electricity authority. 

The provision is criticised, of course, such criticism 
harping mostly on the refrain: * We don't know what we 
are in for." This is true, of course; but, on the other 
hand, it is easy to magnify the possibilities, even the most 
remote possibilities, into alarming dimensions. The 
problem for such critics is—what do they propose as an 
alternative ? Ап electricity authority must get funds 
from somewhere. It cannot borrow money without security. 
Someone must guarantee, and the West of England Authority 
considers that the several members composing the body are 
the rightful guarantors. The matter will be one of the 
first to be considered by the Commissioners, and it will be 
interesting to hear the alternative proposals that presumably 
will be put forward. Here is a chance for financial 
"experts" to be really useful. In the West of England 
scheme the bulk of the interests are municipal. The 
company undertakings, although there are a good number, 
аге mostly small, and consequently their financial responsi- 
bilities in respect of any deficit are comparatively light ; 
in fact, from the point of view of most of the companies, 
the scheme is probably regarded with favour. The 
future is none too rosy for small undertakings, and abounds 
in “risks,” во the whole question turns on whether the 
risks under a joint electricity authority are greater than 
the risks in isolation. The sporting chance seems, in this 
case, decidedly in favour of the joint electricity authority. 
The municipalities have eagerly backed the national scheme ; 
us was pointed out at ће І.М.Е.А. Convention, they must 
be prepared to find the money if they obtain control ; and 
they must face the risks also. "They cannot have it both . 
Ways. 5 

But, as a matter of fact, the risks are more imaginary 
than real. | ab 


Flnauclal 
Responsibility 
for Electricity 

Supply. 
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A NEW WIRELESS CALL SIGNAL. 


By E. Н. SHAUGHNESSY, O.B.E, M.LE.E. 


ONE of the drawbacks of ordinary wireless reception has 
been that it was until recently impossible to make the 
received signals ring a bell, to call the operator to his post 
when he was wanted. This was due to the received signals 
being too weak to actuate reliably any ordinary telegra 
relay. This defect necessitated an operator being at the 
receiving set continuously, if signals were expected at any 
hour of the day. 

The development of thermionic valves in the last few 
years has enabled the weak wireless signals to be amplified 
or magnified sufficiently to work a relay which will ring 
a bell. 

At some of the outlying smal] wireless stations in this 
country working to lightships or islands, the traffic is so 
small that it does not justify continuous attention by 
operators, and the Post Office has, therefore, developed the 
calling device described below to overcome this difficulty. 
The calling device could also be applied to the distress 
signal at sea, commonly known as the S.O.S. signal. On 
some of the smaller ships the saving in operators’ wages by 
this provision would be a very important one. The utility 
of wireless for saving life at sea has been very fully 
recognised for some time past, and а system which will 
reduce its working costs is bound to be of considerable 
benefit, and may lead to its wider application to ships 
which are not at present compelled to carry wireless. 

Several other systems of calling by ringing a bell have 
been evolved recently, but they usually present some draw- 
back, such as liability to jamming, or interference by 
atmospherics, or are complex and delicate in their 
mechanism. 

The conditions which govern the design of a calling 
device may be briefly stated as follows :— 

l. The signal which is to actuate the calling device at 
the receiving end should be such that it can be gent by hand 
without difficulty, and with no more accurate timing device 
than а watch or clock with а seconds hand. 

2. The calling device should respond to the calling aignal 
even through strong jamming or atmospheric interference. 

3. The calling device should refuse to respond to very 
strong signalling or atmospherics which are unaccompanied 
by the calling signal. 

4. The complete receiving apparatus with the calling 
device should not be less sensitive than a good crystal 
detector on the same aerial. 

5. It should give an audible warning if from any cause, 
such as a filament breaking, it ceases to be responsive. 


6. It should ring а bell, in order to attract the attention of 
the operator. 

The type of signal which is most free from the effects of 
atmospherics or jamming is a long dash, as the effecta of 
Calling signals 


either form of interference assist the signal. 


Telephone 
Terminals c 
on Wireless 
Receiver 8 


Fig. 1.—CALLING APPARATUS. 


which have spacing intervals as part of their make-up are 
liable to be interfered with by atmospherics or jamming 
occurring in those intervals. 

The long dash has, therefore, been adopted as the signal 
in the wireless calling device described below. 
apparatus has been designed to ring the bell at the con- 
clusion of a signal of 15 seconds’ duration, but any longer or 
shorter interval can be provided for. 

The arrangement is intended to take the place of the 
operator’s telephone receiver when he is absent, and consists 
of the chain of apparatus shown in fig. 1. 


The 


The thermionic trigger relay employed is that described 
by Capt. L. B. Turner before the Institution of Electrical 
Engineers, June 30th, 1919, but any other suitable 
wireless relay can be used in lieu. 

The retardation device may consist of either an oil, sir, 
or other dashpot or delay-action relay designed to ring the 
bell at the conclusion of a predetermined interval, but the 
arrangement preferred is one based upon the principle of 
the long interval of time necessary to charge up a condenser 
through a high resistance. See fig. 2. 


From Turner 


Fig. 2.—RETARDATION DEVICE. 


Relay No. 1 of the retardation device is operated by the 
Turner trigger relay. When the tongue moves over to the 
marking stop the condenser is charged slowly through the 
high resistance of 8 megohms, and if it remains on this stop 
for about 12 seconds (with the particular adjustments 
employed in this case), the condenser accumulates sufficient 
charge, so that when the signal ceases, and the tongue of 
relay No. 1 moves back to the spacing stop, the discharge 
can deflect relay No. 2, which rings the bell. If the tongue 
of relay No. 1 does not remain on the marking stop for a 
sufficiently long interval, the condenser will not have 
sufficient charge to affect relay No. 2. 

The latter relay is adjusted to neutral bias with a wide 
gap between the contacts. In this position it is very stable, 
and not liable to alteration of its adjustment. 

It is possible to dispense with the two relays and work a 
suitably designed continnously-ringing bell directly off the 
contacts of the Turner relay, with the same retardation 
arrangement of condenser and high resistance, thus reducing 
the quantity of apparatus, but the original apparatus set up 
has been described, as it illustrates the principle more 
clearly. 

Both the systems of dashpot and condenser-high resistance 
retardation have been employed in the Post Office for a 
number of years for calling the attention of operators at 
land line and cable relay stations where the operator is not 
listening on the set continuously, and have proved very 
reliable and invaluable in practice. In their application to 
wireless calling, the condenser-high resistance method was 
found to be a slight improvement on the dashpot methods 
tried, and it has accordingly been adopted. Trials of the 
set have shown that no amount of jamming or atmospheric 
interference will give a false call, or, on the other hand, 
prevent the bell ringing when the long dash signal is sent 
out by a distant station. The calling device has also been 
fitted on the Post Office cable ship Monarch, and has proved 
quite successful through heavy jamming up to ranges of 
over 100 miles. It has also been found possible to work 
the call device on an aerial tuned to 300 metres, when at 
the same time another aerial, a few yards away, was trans- 
mitting on 600 metres. The current induced in the 
300-metre aerial from the adjacent aerial was half an 
ampere, and in these circumstances the trigger relay recorded 
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the 600-metre signals, but did not ring the bell. On the 
arrival of the long dash on Ше 800-metre wave-length, the 
bell rang satisfactorily. This is almost the most severe 
test of jamming which could be devised. 

It is possible that à false call may be received if another 
operator in the vicinity is *tuning up” by depressing his 
key for a long interval of time. This can be overcome 
either by insisting on operators who are tuning up not 
keeping their keys depressed for longer intervals than, say, 
five seconds, or by increasing the time period of the retar- 
dation device to any length of time necessary to avoid this 
danger. The number of false calls received from this 
Bource is remarkably few, but where it is desired to be 
entirely free from this trouble, а clockwork arrangement 
and an integrating mechanism are fitted to the receiving 
set, and two or more long dash signals of about four seconds 
each areemployed. The clockwork is arranged to be started 


by the arrival of the first signal and automatically to reset 
itself and the apparatus at the end of 1} minutes, во as to 
restore the set in case it has been accidentally started by a 
false call. The integrating mechanism consists of an elec- 
tromagnetic step-by-step device which integrates the 
remainder of the long dashes and rings the bell when a pre- 
determined number have arrived. "Thus, if the prearranged 
calling signal is 10 long dashes, the step-by-step arrange- 
ment will be set to ring the bell at the conclusion of five, 
thus allowing а margin for some of the long dashes being 
merged iuto one by the intervals being filled пр with 
jamming or atmospherics. The integrating mechanism as 
it moves on each step also resets relay No. 2 in fig. 2, во as 
to make it again available for the arrival of the next signal. 
It should be understood that there is nothing very novel in 
the design of this plant, but that the set is simply е com- 
bination of existing devices applied to wireless purposes. 


THE DESIGN OF LIFTING TACKLE. 


By J. T. TOWLSON. 


IT will be readily understood when it is stated that “ The 
full story of bad lifting tackle can only be read in the 
records of Coroners’ inquesta, conjointly with the hospital 
casualty lists. | 

It is, moreover, undoubtedly true that the number of 
accidents, fatal and otherwise, which have occurred as а 
direct result of badly-designed eye-bolt& would cover several 
full pages of such records and lista. 

It is not altogether true that such accidents have 
happened because the lifting tackle, chains, hooks, and eye- 
bolts have not been sufficiently large or heavy, but rather 
(and this is the grand secreb of strength) that some parte 
of a particular member have been too strong—in a precisely 
similar way as a steam boiler may be made liable to 
fracture by being stayed too rigidly. 

Uniformity of strength, then, is the aim of the best 
designers of lifting tackle, and it will be found a patent 
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Fra. 1.—FAUL TY DESIGN. 


and signal fact that it is not generally necessary to add to 
dimensions of the various members of standard lifting gear, 
but rather to reduce the heavy part, thus leading to 
uniformity. | 

The writer has seen the lifting chain of a set of double- 
hook chain blocks break on several occasions, and the chain 
has invariably broken at a link closely adjacent to the first 
heavy link next the hook. That link next the hook has 
been too strong for its neighbour, and greater safety would 
follow if that particular link were reduced in strength. 
The same applies to all chains which are employed for lifting, 
by passing one ring of a chain through the ring, or link, at 
the opposite end. 

For the purpose of illustrating one concrete and depend- 
able example where а reduction of diameter has resulted in 
& considerable increase of useful strength, one need go 
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no further than the eye-bolt. If I wanted an eye-bolt to 
be treacherous, and to break, axd fo break without warning, 
опе as shown in fig. 1 would be chosen. But if one was 
required that would stand rough usage, and a pull at bad 
angles, and one that would give way, and give notice ere it 
broke, and а& the same time possess а useful strength over 
200 per cent. beyond that of fig. 1, I would choose fig. 2. 
So the eye-bolt, shown in fig. 2, with the strength by 
reduction which the example typifies, the writer swears by. 

The bolt, after various tests by the highest authority in 
Great Britain, has become “the standard” in several 
important electrical concerns, and the writer, as a safety- 
first man, hopes for and visualises the time when all anch 
bolts as shown in fig. 1 will be condemned as unsafe, and 
officially disallowed. Both examples, fig. 1 and fig. 2, are 
represented as being applied for lifting the top half of a 
D.C. motor yoke, or the stator of an a.c. machine. 

The eye-bolt& being as shown, and 
3 ft. 6 in. apart, the.strain on them will 
be somewhat about 60° if a double 
chain of proper length is used. 

It will be noticed, however, that, 
though fig. 1 would stand to suffer 
much with a shorter chain, and a larger 
included angle, fig. 2, by nature of its 
design, would hardly feel the difference. 

Therein abides the dependability of 
fig. 2; it is considerably stronger than 
fig. 1, and can never break without 
warning. 

These eye-bolta—hand-forged, of both 
types—have been tested to complete 


m NEEN ` У destruction at various “ punishing” 
\ === = NE angles, by Messrs. Kircaldy Bros., and 
CHER | the verdict has been from 50 per cent. 


Fig. 2.—THE SILVERTOWN Еүв-воіт. tO 250 per cent. in favour of the Silver- 


town Bolt," shown in No. 2 sketch. I 
call it the “Silvertown Bolt" for the simple reason that a 
well-known company at Silvertown fully adopted it on 
the designer's recommendation. 

There is, obviously, nothing in the new bolt but what 
common sense dictates. No. 1, with ite rigid ring and 
collar, and ita fully-threaded screwed part, is designed to 
break—as we can easily see. : 

No. 2, with chains at an angle such as is shown, would 
all but lift its load, were the part that enters the load quite 
plain. So that the only strain which comes on the thread 
is in a line, straight and true in respect of its geometrical 
axis, The arrows depict the form and direction of the 
strains, and such were precisely followed in the exhaustive 
tests by Messrs. Kircaldy Bros. 

The increased strength, as a result of decreased material, 
refers to the reduced part a, for this reduction is an effective 
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factor which contributes to the need that the strain of the 
load should be distributed over as large a volume of the 
composition of the bolt as is possible. 

Anyone may see that with a bolt, as in fig. 1, and with a 
cros3 lift, such a bolt is actually dangerous. It will not 
only break—hefore it ought —but it will break suddenly. 


BLECTRICITY IN ITALY: STATISTICAL DATA. 


THE Elettrotecnica gives the following interesting details regarding 
the machinery employed in the Italian electrical industry. The 
machinery set up in Italy was, and is. to this hour, partly of native 
manufacture and partly imported. Up to the end of 1911 the prin- 
cipal sources of supply were Germany, Switzerland, America, Austria- 
Hungary, and England, the first two having the predominance. 
Foreign countries were the furnishers, as to-day, of the magnetic 
sheet-iron required by machinery builders. Up to the war this 
sheet was derived from Germany, and only to a small extent 
from England; since 1915, America and England have been the 
providers. It is to be hoped that at no distant date Italy will be 
able to supply her own needs. It is a question of industrial pro- 
duction which, while modest in itself, will have, nevertheless, a 
great influence on the life of this country. 

Imports of Electrical Máchinery.—During the period 1907 to 
1917, the imports of electrical machinery were as shown in 
column 3 of the table which follows. A clear tendency to reduction 
is evident. In the last two yeara (1918—1920) importation haa bcen 
half-extinguished, either by general commercial conditions or 
Governmental restrictions. 

Imports of Magnetic Sheet-iron,—Considering the same period, 
1907—1917, imports of magnetic sheet-iron tended, as is natural, to 
increase. In fact, while the yearly consumption of machinery has 
varied but little, a larger importation of sheet-iron was required 
as a set-off to the lessened imports. In the 10 years, 1908—1917, 
the average yearly importation of magnetic sheet-iron totalled 
3,055 tona, its highest total, 4,614 tons, being reached in 1917. 
In the years 1913-14 (when the war was beginning) the average 
imports totalled 4,000 tons yearly. 

Weight of Electrical Machinery.—Considering the total produc- 
tion of electrical machines, taken in the aggregate and not by fixed 
patterns of machine, the average weight of the finished machine 
may be taken as 18 kg. for each K.v.A. The relation between the 
weight of the raw magnetic sheet employed and the weight of the 
finished machime is about 042. These values refer to all the 
machines employed in this country, and consequently take account 
of the various patterns and dimensions according to which the 
large and the small machine enter into the total. Dividing by the 
ordinate of column 1 in the table below 0°42 gives the weight 
of the electrical machinery manufactured in Italy in the 11 years 
under review :— 


1. 2. 4. 
Weight of Total weight 
Weightof electrical Weight of of electrical 
magnetie machines electrical machines 

Year. sheet made in machines employed in 
imported. Italy. imported. Italy. 
Tons. Tons. ‘ons. Tons. 
1907 bes 1,862 4,450 6,070 10,520 
1908 — 1,542 3,700 10,520 14,220 
1909 see 1,918 4,650 8,987 13,537 
1910 Vm 2,220 5,300 8,274 13,574 
1911 Sak 2,415 5.800 7,475 13,275 
1912 aie 3,330 7,900 6,834 14,734 
1913 көз 4,090 9,800 5,479 15,219 
1914 ase 3,790 9,100 1,271 16,371 
1915 E 2.516 6,200 2.385 8,585 
1916 себ 4,033 9,600 2,386 11,896 
1917 кү 4,644 11,000 3,002 14,002 


Strictly regarded, account should be given in the above tab!e of 
Italian exports of electrical material ; but asthese are very moderute, 
only 5 per cent. of the total, they may be sunk in the figures of 
Italian consumption. The figures of the imports given are trom 
ои. sources ; the others are deductions fro:n considerations to be 
stated. 

Electrical Machines Employed in Italy.—The total average 
demand for electrical machinery ia Italy in the 10 years 1908-1917, 
was 13,550 tons per year (weight of the finished machine). 
Naturally, the weizht of the corresponding raw material must go 
ou increasing to mske good depreciation, хс. Of the 13,55) tons, 
7,300 tons are Italian produce, say, 54 per cent. of what the 
country calls for. In the period immediately forerunning the war 
(1913-1911), the weight of electrical machinery employed in Italy 
rose (average of two years) to 15,500 tons. The national pro- 
duction was 9,500 tons of fi aished machines, say, 61 per cent. of 
the total. Column 2 of the table shows that notwithstanding the 
accidental setback of 1915, Italian production increased more 
vigorously, and in 1917 the country supplied 78 per cent. of the total 
demand. One may forecast as likely a rise to 16,000 or 20,000 tons 
each year, with a corresponding weight of magnetic sheet of 6,500 
or 8,500 tons, supposing the whole were produced i in Italy. 

The weight of a finished electrical machine is divisible into its 
principal components, as follows :—Cait-iron, 52 per cent.; 


magnetic sheet, 25 per cent.; copper, 12 per cent.; iron and steel, 


11 per cent, 


K.V.A. Installed in the 10 Years 1908-17,—As shown, the 
weight of the finished machinery employed in Italy ir the period 
1908-17, totals 135,500 tons. If, as pointed out, each К.У A. corres- 
ponds to 18 kg., it follows that— 


135,500,000/18 = 7,500,000 k. v. A. as the total power installed, 


that is, an average of 750,000 K.V.A. a year. 

Hydraulic Turbinex.—The period 1885-1917 may be looked on as 
embracing the start of electrical applications. 

Before 1885 hydraulic motors as power factors were of small 
account. Of the turbines employed in Italy, there were between 
1885-1917, of native manufacture, 1,567,349 H.P.; imported, 
293,651 H.P.; or з total of 1,861,000 H.P., equal to 1.390.000 Kw. 
In 1917 alone the power actually at work was only slightly below 
this figure, owing to machines out of service being included in the 
reckoning. The imports, almost exclusively Swiss, amounted to 
15˙8 per cent. of the total. The exports, almost negligible as an 
entity, were only 1 per cent. of the national output. As may be 
seen, the position of the industry is perfectly sound in this branch, 
and if we can say that 842 per cent. of the turbines in Italy 
were made in the country, the percentage since 1917 has certainly 
risen in Italy's favour. The power installed has rapidly grown from 
year to year in consequence of the expansion of electrical appiica- 
tions, Ава matter of fact, while in the 13 years (1885-1907) Italy 
required 450,000 KW. of turbines, in the 10 following years (1908-17) 
there were 920,00C Kw. called for. A further contrast arises, while 
in the former period 86 per cent. of the power of the turbines 
installed was used for electric purposes, in the latter period 95 per 
cant. was used to drive electric generators. The following tabula- 
tion shows the average and maximum power of the turbines 
installed :— 


Years. Average power. Maximum power. 
1881-1890 ... 35 H P. 257 KW. 800 H.P. 200 KW. 
1891-1906 ... 265 „ 195 „ 3,000 „ 2,200 „ 
1907-1916... 1,000 „ 736 „ 14.000 „ 10,000 „ 
1917 . . 2,150 „ 1.580 „ == — 
1918 . . 2,300 „ 1,700 „ — — 


In the 10 yeara 1908-1917 the average weight of the finished 
machine, including regulating and working accessories, totalled 
about 125 kg. per H. P., or 166 kg. per KW. of turbine. This esti- 
mation, as in the case of the electric machines, takes account of 
type. power, model, &c., of the producing machines, Оп the basis 
of the above figures, the average weight of the hydraulic turbines 
employed in Italy from 1918-1917 is 17 x 92,000/1,000 = 1,560 
tons. This weight is thus divisible—cast iron, 70 per cent. ; iron 
and steel, 25 per cent.; bronze, 5 per cent. 

Relation bet ween Electrical Machines and Turbines.—As 
shown, there was, in the period 1908-17, employed in Italy 
870,000 KW. of turbines installed to drive electrical machines ; 
on the other hand, there was installed about 7,500,000 K.v.A. of 


electrical machines. Hence: 
К v. A. electrical machines of , 1.500.000 . 8'6: 
KW. of hydraulic turbines 870,000 | 


that is, 1 Kw. of hydraulic turbines installed in central stations 
corresponds to 8'6 K.v.A. of electrioal machines. 
In another way the ваше outcome may be reached : 

To 1 kw. of turbine corresponds about 1'4 K.v.A. of generator 
which may be raised to 2 R. v. A. to keep account of the corresponding 
thermic machines in the reserve and storage departments, It may 
be remembered that 1 K v.A. for generators calls for 1 k. v. A. for 
transformers at the start, 1 K.v.A. for transformers at arrival, 
1 R. v. A. for transformers at the secondary distribution, 1 K. v. A. for 
motors. 025 K. v. A. for sundry machines (regulators, synchronisers, 
converters, rotary transformers) —that is to вау, а total of about 
8˙5 K. v. A. for electrical machines. Regarding the consumption of 
metal, it is to be noted that 1 Kw. for turbine calls for 17 kg. of metal. 
and 8'6 x 18=155 kg. of electrical machinery in the station and the 
dependent departments (weight per finished machine). To this 
weight corresponds 155 x 0°42 = 65 kg. of raw magnetic Sheet. 
A connection of special interest may be mentioned in conclusion 
between the KW. of turbine installed in Italy, and the weight of 
raw magnetic sheet per corresponding electrical machine: —1 KW. 
of hydraulic turbine calls for about 65 kg. of raw magnetic sheet 
iron. 

A complement to the foregoing is the quantity of copper 
employed in mains and conductors in 1918. The figures relate to 
Continental Italy, within the old borders, including Sicily and 
Sardinia. 


Weight of Kg. of copper 


Length of lines copper in per linear inette 


Kind of conductor. in km. tons. of conductor. 
High-tension air line 27,600 31,000 1:23 
Low -tension distribution 

ditto  ... T 21,000 11,000 0:525 
High-tension cable conductor 5,800 3,900 0'075 
Low-tension ditto ... . . 0,000 6,100 17915 

——_ — Total —— 
Total km. ... 60,000 Tons 65,000 average 0'915 


Copper employed in electric traction (tramways, secondary 
railways, State rail ways), or for transport lines, the property of the 
State, is not included. 


Grain Elevators in South А(гіса, — 7/0 Times states 
that grain elevatora аге to be erected at Durban and Cape Town 
capable of dealing with 676,000 tons of maize per annum; a'so 
71 elevators in other districts capable of dealing with 800, COO tons 
per annum. 


y К. 
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Tariffs for Domestic Electricity Service. 


By J. W. BEAUCHAMP, M.I.E.E. 


. Director and Secretary, British Electrical Development 
Association. (Abstract.) 


IN November last the E.D.A. made inquiries amongst en- 
gineers for their views upon domestic tariffs and single-meter 
systeins. Briefly, the majority favoured a single-meter systern 
and considered a fixed and running charge tariff essential 
for the development of domestic electrification; the general 
opinion also appeared to be that such a tariff would not affect 
the cost of wiring very much, and that the real difficulty lay 
in finding a basis for the fixed charge which should be sutt- 
ciently accurate and also appeal to the users’ sense of equity. 


].— PRINCIPLES. 


A system w hich will secure al lthe fixed ee entailed by 
the consumers’ use of supply, count all units, need only 
one meter, allow any circuit and outlet to be used for any 
purpose, and drop the average cost of the unit as the con- 
sumers’ load factor rises, 15 the ideal in view. 

The object of any tariff is to secure more business, and 
particularly to mould the character of additional business SO 
that it becomes increasingly remunerative or results in lower 
average cost, which in turn enables lower basic rates to be 
charged to all consumers. 

So far, in considering the subject of domestic tariffs, great 
attention has been given to the requirements of the individual 
consumer, his demand, hours of use, &c. It is one of the 
principal "objects of these notes to question whether in de- 
signing domestic tariffs the time has not arrived when we 
should think less of the particular .consumer and more of 
ea effect caused by adding hin to the remainder of the users, 

his influence on the average. 

"it may simplify the formation of а domestic tariff basis to 
consider a number of average houses en bloc—a residential 
thoroughfare may be regarded in the same way as a block 
of flats, and its distributing main as a large service, the 
deinand, and load factor, produced at the feed end of such 
cable being the items of chief importance and representing 
the combined operation of all the houses in a group. 

It is apparently safe and equitable to start by charging a 
minimum amount which, varying somewhat with the seasons, 
shall not be less on the year than the cost entailed by the 
smallest service and meter which it is practicable to put in, 
its maintenance, and the expense of reading and handling 
the account. 

In some cases such a minimum charge might exceed. the 
value of 20 units per quarter at the statutory maxinium rate 
per unit. but it would appear well to keep the minimum as 
low as possible and endeavour to meet the difficulty by secur- 
ing somewhat longer loan periods for service cables and meters 
than are now generally allowed. Where ample maintenance 1s 
carried out at the expense of revenue it seems not unreason- 
able to expect easier terins for repayment with regard to items 
which experience has shown to be of a very permanent and 
lasting character. 

Hitherto in most of the fixed and running charge tariffs the 
usual lighting account has been taken as the basis of the fixed 
charge, and if lighting only were used the largest portion of 
the bill would be represented by that fixed charge. The 
lighting basis is becoming more slender, whilst the peak- 
producing capacity of other houschold uses tends to increase, 
and we must look to cooking, heating, and power appliances 
to bear a portion of the standing charges on station and 
mains which their use will entail. So, in addition to the 
minimum, further fixed charges must be secured in relation 
to the capacity of apparatus of any kind installed, adjustment 
being made for diversity factors as determined by experience. 


II.—FoORMATION OF A PRACTICAL TARIFF, 


Agreeing for the moment that the fixed charge must be in 
same way related to the consumer's maximum demand, the 
alternatives are to use a demand indicator or to formulate 
an estimate from time to time. The instrument method is 
objectionable on the score of cost, whilst the estimation 
method needs an amount of inspection which is never de- 
sirable, but the chief objections are that the basing of a 
fixed charge upon an instrument reading leaves the con- 
suuer uncertain as to the average price he will have to pay 
for the unit; predetermining a fixed charge by estimation 
leaves the supplier uncertain as to the average price he will 
secure for the unit. 

Fixed and running charge tariffs have been based upon 
(a) rent; (b) rateable value; (c) apparatus installed; (d) maxi- 
mum demand, observed or estimated; (e), size, number and 
purpose of rooms; (f) estimated allowance in units for normal 
lighting. 

(a) and (b) are not always indicative of the demand. (e) 
checks growth of installation. fdd) needs expensive instru- 


soon as may be by extensive selling campaigns, 


ments, or else is very rough and ready. (e) is promising, if 
not carried out too rigorously—i.e., if based on class and 
type of house rather than on exact details. (f) Has given 
good results, but шау raise difficulty as efliciency of lighting 
Increases. 

A relatively high fixed charge and a very low running 
charge is not likely to form a perfect and adaptable tariff; 
a mixture of (e) and (f) seems more promising. Say, for 
example :— 

1. A fixed charge per annum, payable in equal quarterly 
instalments, or otherwise, to equal the amount payable at 
current flat lighting rates for a portion (say, two-thirds) of 
the lighting consumption normal to the house. 

2. In addition all units used up to, say, 150 per cent. of the 
lighting consumption normal to the house to be charged 
at а rate equal to, say, one-third of the usual flat lighting 
rate. 

3. All further units used to be charged at a rate as low 
as it is desired to offer for additional domestic consumption. 

In this way the first item would regard the character and 
size of the house; the second item, the number and habits 
of the occupants; the third item, encourage fuller electrifica- 
tion. 

In most districts information exists as to the average or 
normal consumption for lighting in houses (the H.F. and 1.. 
order figures could be used as & guide), and it should not be 
difficult to set up a scale in relation to the number of rooms 
and their size. It 18 necessary jn this work to place more 
reliance upon averages than has usually been done. 

An alternative method safer with regard to fixed charges and 
offering more encouragement to long-hour use is that of using 
one watt-hour meter for all purposes; taking into account 
the capacity of the electricity-consuming appliances connected ; 
making a primary fixed charge at a certain rate per kilowatt 
per annum on a certain percentage of the capacity represented 
by some of the appliances in use; making an additional and 
secondary fixed charge at a different and lower rate per 
kilowatt per annum on certain percentages of the capacity 
represented by the other appliances in use; making a flat-rate 
charge per unit for all units consumed for any purpose; im- 
posing a minimum on the account as provided by statute or 
in some less amount. 

Obviously the secondary fixed charge could be avoided and 
all capacity calculated at a single rate per Kw. for fixed charge, 
the percentages taken as rateable varving with each class 
of apparatus to cover the different diversities of use and to 
allow for the different economic values of the unit to the 
consumer as represented by lighting, cooking, and other 
uses. 

If it were practicable, and it may become so, it would be 
very desirable to associate the fixed charges with the size 
of the consumer's fuse—to sell him, so to speak, а fuse capa- 
city or a circuit-breaking setting at so much per year. This is 
but a variant of the current-limiting system, and may be 
worth a little more study by inventors. 


III.—DrEMaAND AND DIVERSITY. 


Naturally it is desirable to keep internal wiring as simple 
as possible, but there appears room still further to explore 
the idea of alternative switching with a view to keeping down 
the peak demand and improving the load factor of a house. 
Patents have been taken out for cookers in which the switches 
of various parts are so arranged that the whole of the cooker 
capacity cannot be put on at once. Devices of this kind 
must be kept near the apparatus, or wiring becomes com- 
plicated and costly. 

The more we move towards the electrical kitchen the more 
the principle becomes easily applicable. For instance, pieces 
of apparatus like washing machines, general utility motors, 
&c., might be switched alternatively with the cooker во that 
either could be used, but not both at once. 

The general use of electricity in dwellings upon a large 
scale will certainly bring business of a magnitude hardly 
foreseen to-day, but it will require foresight and a certain 
adventurous courage with regard to distribution expenditure. 
It would appear that our residence networks must be put 
down in advance on generous lines, and their cost met as 
hire of ap- 
pliances, and a simple attractive tariff. 


Supplementary Notes. 


The Supply of Electricity to Small Dwellings in 
Continental Cities. 


In 1914 electricity was used for lighting in cottages and tene- 
ment houses on a very extensive scale, and almost exclusively 
by means of '' contract " tariffs without a meter. In many 
cases electricity replaced oil lamps, and acute gas competition 
had not to be encountered; wiring and fittings of the simplest 
descriptions were employed, the standard of lighting provided 
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also being low in comparison with British ideas. Similarly 
overhead mains work of the simplest and plainest description, 
coupled with rather wide limits of pressure regulation, com- 
bined to offer a lighting service better than the one replaced, 
but crude and inexpensive compared with the provisions 
which have generally been insisted on in this country (ex- 
treme simplicity in the electrical methods securing an economic 
advantage over the necessarily more rigid sistems of gas 
distribution). During the war, shortage of coal and oil caused 
rapid extension of electric lighting in some areas rather on the 
grounds of necessity than anything else. 

The general use of contract tariffs has led to great 
simplification of accountancy and collection, the bills taking 
the form of tickets or ration cards. 

Current limiters form a feature of many of these schemes, 
whilst some introduce an interesting variation by charging 
for extra lamps or circuits at reduced rates subject to their 
control by change-over switches, alternative switching 
thus increasing load factor. 

On most of the systems wiring and fittings are provided on 
hire-purchase, extremely low monthly payments being taken 
(e.g., 2d. per month, pre-war price, for a plain ceiling fitting 
and reflector, with possession in three years). 

In many of these supply areas special canvassing and 
publicity methods have been employed to attract the small 
user, ihe canvassers being, in some cases, trained workmen 
of the same social grade as the cottage and flat dwellers whom 
it is desired to secure. The contract system is stated to act 
as à good and safe introduction to the use of electricity, often 
resulting in the consumer adopting appliances for heating, 
&c., and asking to be charged by meter. 

Waste of electricity under this system of charging does not 
appear to be serious (in such small property the limited 
maximum demand is often less than suflicient to operate 
even a flat iron); it is pointed out that the shunt losses in & 
small meter may account to 12 or more units per annum, so 
that a normal consumption of 72 units (two 30-watt lamps 
for 1,200 hours) may be increased by 15 per cent. on account 
of waste before the saving in energy alone due to dispensing 
with a meter is reached. Waste in lighting generally occurs 
off-peak. 

The argument that & contract system 1s unfair as between 
the careful and the careless consuiner is met by pointing out 
that so large a proportion of the total cost of supply is inde- 
pendent of units delivered (between, say, 10 and 25 per cent. 
load factor) that the injustice is less than where meters are 
used, when very short-hour consumers generally get the same 
rate as the normal users, and so secure an undeserved advan- 
{апе over them. 

The consumer who wastes units on a ''contract " charge 
causes less loss to the supplier than one whose consumption 
is abnormally low on a flat rate charge. 

In some areas assisted wiring '" has been effected by 
allowing free supply up to the value of the installation during 
the first year, subject to guarantee of a similar account for 
two or three succeeding years; obviously installation costs 
must be low where this method has succeeded. In England 
to-day the cost of wiring a small house may easily be equiva- 
lent to three or four years’ electric lighting account. 

Power supplies have also been given to a considerable extent 
on contract systems, particularly in agricultural districts, 
prices per KW.-year for day work ” and for night and day 
work being quoted with little restriction. 

The growing use of electricity for purposes not foreseen 
a few years ago seems, however, likely to call for more 
precise methods on the grounds of equity alone even where 
running costs " are low. 

The following system has been adopted by the Hydro- 
electric Power Commission of Ontario :— 


DOMESTIC SERVICE. 


All electrical energy used for domestic or household pur- 
poses except as provided for in Clause 18 will be charged at 
the domestic rates. 

The charge for domestic service will consist of a service or 
floor-area rate, plus consumption or kilowatt-hour rates, as 
follows :— 

Service rate.—A rate per month per 100 sq. ft. of floor 
area. ^ 

Consumption rates.—(1) For all consumption up to З KW. 
hour per month for each 100 sq. ft. of floor area charged. 
(2) For all remaining consumption. 

The floor area of a house is obtained by taking its outside 
dimensions, omitting bay windows and similar projections. 
The area derived from these dimensions multiplied by the 
number of floors and reduced by 10 per cent., and taken to 
the nearest 100 sq. ft. gives the area on which charges are 
based. Exclude verandas, basements, unfinished attics, and 
outbuildings, except where used for living or sleeping pur- 
poses, in which case the net area so used will be charged for. 

The minimum service charge in cities and towns will be 
on 1.000 sg. fc. of floor area; in villages and police villages 
on 1.200 sq. tt; and in suburban districts on 1.500 sq. ft. 
The тахиа service charge will be on 3,000 sq. ft. 

There will be no optional consumption rate or omission 
of the service charge for domestic service, nor will any flat 
rate contracts Бе permitted. 

No electrical energy for domestic service will be sold at 
power rates. ` 


Where small single-phase motors, heating or cooking ap- 
pliances, or other electrical devices are used for domestic 
purposes there will be no additional service charge therefor. 
The energy so used will be included with the other domestic 
consumption. | 

Free porch or other lights will not be allowed. "There will 
be no free lamp renewals. Lamps and appliances may be 
furnished by the municipality at prices approved by the 
Hydro-electric Power Commission of Ontario. | 

Wherever small stores with dwellings are supplied through 
the same service, the consumer may be billed at either the 
domestic or the commercial lighting rates, according to the 
mutual agreement between the consumer and the Corporation. 


DISCUSSION. 


Introducing his paper, Mr. BEAuCHAMP remarked that in 
considering tariffs now they must bear in mind the Electricity 
Commissioners and the question of unification. It was very 
desirable that the equity of the tariff should be capable of de- 
monstration to the consumer. Electricity supply should be 
developed for small domestic power, heating, and, above all, 
cooking; great changes in cooking apparatus were coming, 
and manufacturers were very busy. | 

Mr. PunsE expressed his profound disagreement with the 
author's views; any tariff such as he suggested would puzzle 
the consumer, and no tariff based on the number of rooms 
or the rateable value could be universal—they must always 
offer an optional flat rate. The rateable value system brought 
little business but much worry. Cutting prices to get the 
domestic load would help the manufacturers at the expense 
of the supply undertakings. The power load was far more 
valuable. They looked upon the heating and cooking load 
аз & by-product, but it might become the main load, and 
what would happen then? ‘There was no need to tempt the 
domestic load with a low tariff; the price was immaterial— 
the saving of labour made it worth while. They would come 
back to some form of maximum-demand tariff, and an im- 
proved M.D. indicator was needed. They should pay for 
meters and services out of revenue, and they could not afford 
to be generous with the mains at present prices. 

Mr. Dxkrs said that if the Electricity Commissioners would 
allow a very high maximum, they could offer alternative 
tariffs which would pay both supplier and consumer. They 
would have to frame some tariff which depended on the 
demand of a consumer. Ten years ago he had put forward 
the contract demand " system, but the consumer never 
knew what he would have to pay; a simple piece of apparatus 
was needed to warn him when his maximum demand hmit 
wag being approached, without cutting hin off. He still 
thought it a promising system ; it covered the standing charges, 
and allowed the use of all kinds of apparatus. ‘The two-rate 
system was still a good one; the consumer could be given the 
option of putting in the extra meter, and the change-over 
device could cut out the M.b. indicator during the off-peak 
period. That small consumers were still using gas for hght- 
ing was a standing disgrace; electricity would cost them less. 
Thousands of lamps had been connected on the “ fixed-price 
light" system, which covered the cost of wiring, &c., and 
Was а very good system indeed. It brought in 15 or 16 shil- 
lings per lamp per annum, and had a great future. It was 
easy to get 2 rupees per month per 20-watt lamp in the Indian 
bazaars, and the same thing could be done here. 

Lieut.-Col. ViGNoLES remarked that in his paper of 1914, 
which dealt with the same problem, a suggestion was made 
which led to the formation of the E.D.A." The fixed 
charges had greatly increased, and unless domestic consumers 
took electricity for other purposes than lighting the price 
would have to be much higher than 8d. а unit. Some tariff 
such as the author suggested, with a fixed and a running 
charge, would afford & solution. He had adopted the ''tele- 
phone ” system in his town, which did not give much trouble, 
but а system of inspection was necessary. The individual 
should not be considered too closely—the aggregate maximum 
demand was what affected the station. They must give the 
consumer satisfaction, and see that he really got heat, and 
good cooking. He suggested that the Convention should 
appoint a committee of engineers to take Mr. Beauchamp's 
paper as a basis and report on the subject. 

Mr. С. Н. WoRDINGHAM pointed out that the electrical in- 
dustry had become a very large one, and thev could not make 
pets of individual consumers. No other industry used such 
& variety of tariffs—he knew of nineteen different schemes. 
Ought the charge to be proportional to the cost of produc- 
tion, or to the value of the service rendered? The consensus 
of opinion of engineers was in favour of the former principle, 
which was the view of Dr. John Hopkinson in 1803, and waa 
constantly being rediscovered. In a sound tariff nothing 
should be left to the judgment of an official, the price ghould 
be proportional to the cost of prduction the methods should 
be the saine for all, and the maximum demand on the station 
should be the determining factor. The flat rate was entirely 
wrong. and was only due to the Act of Parliament. А contrast 
price per lamp per annum was hopelesslv wrong, the rateable 
value a false basis, and the size of rooms an objectionable 
criterion—thev should get rid of all inquisitorial methods. 

Mr. E. E. Hoapuey said tariffs were usually too complicated 
or too unfair; but everv system must be а compromise be- 
tween equity and expediency. In his town there was a big 
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wer load, but also a big field for the domestic load. He 
had adopted the telephone system, based on the number 
of lamps installed, buv too much prominence had been given 
to the lighting load; where electric lighting and gas cooking 
were employed, the gas bill was three or four times the 
electricity bill, and evidently stronger effort should be made 
to get the cooking load. A few appliances could be supplied 
through the lighting wiring, but now 3- to 6-Kw. radiators 
were becoming common, which could not be put on the 
lighting wiring. It might be worth while to charge differently 
for lighting from other uses—say, contract demand for light- 
ing, and a flat rate for everything else, on separate wiring, 
In new blocks of houses, he suggested running a heavy wire 
to one point in each room, tapping off through small fuses 
for lighting, and providing plugs for heating and cooking. 
He had connected up a very large number of heating 
devices, which were much used for occasional heating in the 
morning, but had little effect in the afternoon and on the 


peak load. The difficulty of heating water might be met by · 


& simple device to divert the lighting current to the water- 
heating apparatus when light was not required. 

Major H. RICHARDSON said the basic principle was already 
standardised—a standing or service charge in addition to a 
small running charge. He offered a high flat rate, and an 
alternative tariff under three headings: Industrial power 
users; shops, warehouses, and offices, and domestic consumers. 

The running charge in all cases was id. per unit, and the 
standing charge was based on the demand, which was easily 
ascertained in the case of large users, but not in that of small 
ones. He found that the floor space afforded the closest ap- 
proximation to the demand, and made the fixed charge 2s. per 
100 sq. ft. of living rooms, per quarter. Shops were charged 
at 1 rate, having a worse lond factor. It was a simple 
tariff. 

Bailie SatrrH. said that a very good system of covering the 
standing charges was to charge for an average use of 800 
hours per year of the lighting demand at 42d. per unit, and 
after that 4d. per unit. 
volved no loss, required only one meter, and allowed of the 
use of electrical appliances fed from a lampholder in any 
room. 

Mr. L. L. Rosinson said the only true method was that of 
Hopkinson, as developed by Mr. Arthur Wright. The various 
systems discussed were only means of complicating the Wright 
system. They must still have a flat rate for the large class 
who always wanted to pay for what it burned, and that 
rate should cover the short-period use—1lj hours’ use of the 
maximum demand per day. The charge for heating should 
enot be below that for power; when a station developed 
maximum demands at 10 a.m. and 3 p.m., the addition of 

the heating load, which on a cold day might amount 
to 1,000 Kw., was a serious matter. At Hackney they had 
з variety of tariffs, because people who moved in from other 
areas wanted the tariff they had been used to. He found 
that the telephone system was not popular; the high flat 
rate and the м.р. system were the favourites. 

Mr. Lowa said the rateable-value system had been very 
satisfactory at Norwich. They must have a fixed and a run- 
ning charge, the latter being as low as possible. More in- 
formation regarding the load factor of the cooking load was 
desirable. Occasional heating did not affect the peak 

load; coal fires should still be used for living rooms, with 
radiators only for occasional heating. 


In a brief reply, Mr. BrAUCHAMP said he did not differ much 


from Mr. Purse. He agreed with him regarding the cost 
and delivery of cookers, but manufacturers were preparing 
to make them more cheaply and in large quantities—wonder- 
ful improvements were on the way. He wanted the manu- 
facturers to let him tell the Association what was coming, 
and would ask the members to say what they were doing to 
prepare the way. 


Annual Report. 


THR membership of the Association stands at 399, made up 
„ав follows :— 


Committee members. pus " dc 188 
Ohief electrical engineers (members) ahs 184 
Honorary members Ге n 2. 8 
Chief assistants (associate members) . 2 
Assistants (associates) ae ER 925 17 

899 


During the year 12 chief engineers and seven electricity 
committees have joined the Association 

ve resigned on leaving municipal employ. 

resignation of Ald. G Pearson, honorary solicitor, 
‘the Council appointed Mr. P. M. Heath, deputy town clerk 
of Manchester, to this position. 

The Council has appointed eight standing committees, 
namely :— 

Executive Committee (in future to b 
Committee) ; Finance and General Purposes Committee: Edit- 
ing Committee: Centreg Committee: Remuneration and Con- 
ditions of Employment of Chief Engineers Committee; Re. 
muneration and Conditions of Employment of Staff and Em- 


e called Emergency 


That tariff satisfied consumers, in- ^ 


B. E. A. M. A. 


„ while 17 engineers 


ployes Committee; Selection Committee; and Law and Par- 
Пашепќагу Committee. i —— 

An Agreements Committee has also been appointed to 
deal with the preparation of any standard forms of agreements 
for which u need may arise. The committee, in conjunction 
with the hon. solicitor, is drawing up a standard form of 
hiring agreement, and at a later date the preparation of an 
agreement for wayleaveg for overhead lines will receive atten- 
tion. 

The British Electrical Development Association (Inc.), of 
Which the L.M.E.A. is a founder, with six representatives 
upon its Council, is mentioned with cordial approval, and 
the Council urges all members of the I. M. E. A. to join it. 

The B.E.D.A., in addition to its normal work of publicity, 
has given assistance to the Council on a number of important 
inatters, and is undoubtedly spending {в resources with effect 
and assisting to maintain that good will and interest on the 
раг of the coininunity which are so necessary to the welfare 
of any great publie service. | 

Last autumn the Council was asked by the B.E.A.M.A. to 
render assistance in resisting the free importation of American 
heating and cooking apparatus. It was felt, however, that 
in view of the fact that this class of apparatus is undergoing 
a process of rapid development, it was desirable that new 
ideas and designs should be obtained and tested, and the 
Council therefore decided that it was not advisable to support 
tlus action. The Council also decided to form a Committee 
with the В.Е.А.М.А. to go fully into the existing position 
with regard to cookiug and heating apparatus, with & view 
to possible improvements. This work has now been taken 
over by the British Electrical Development Association, and 
Investigations are in progress. ~~ 

The National Joint Industrial Council for the Electricity 
Supply Industry has now been in existence over а year, and 
thirteen District Councils (practically all of which ‘are work- 
ing) have been arranged. i | 

The expenses of the Council were estimated at £500: for the 
12 months, and, in proportion to representation, the I.M.E.A. 
has had to find one-quarter of this amount. This ig a heavy 
call upon the revenue of the Association, already faced with a 
deficit from last year of £88. 3 

In November, the Electrical Power Engineers’ Association 
(E.P.E.A.) approached the N.J.I.C. and asked that their 
rates of salaries and conditions of employment, &c., might 
receive consideration. Ав the trade unions object to staff 
associations being represented on their side, and the Ministry 
of Labour will not agree to two Industrial Councils for the 
one industry, a conference of employers and the E.P.E.A. 
met at the Ministry of Labour, a member of the Ministry 
being present, and agreed to establish a Joint Board of Em- 
ployers and Staff Associations. The associations represented 
on the employers’ gide of the National Joint Industrial Council 
were asked if they concurred, and, on their consent being 
obtained, the board was duly set up. The staff side of this 
board includes, in addition to the E. P. E. A., other associations 
which are not represented on the employés' side of the National 
Joint Industrial Council, such as the Electricity Supply Com- 
mercial Association. The board is divided into sub-committees 
with four a side to deal with the separate interests. 

Considerable doubt seems to exist amongst the members 
of the I.M.E.A. as to how far they are bound by the findings 
of the National Joint Industrial Council and the Joint Board 
of Employers and Staff Associations. The Minister of Labour 
has stated that the findings of the various Industrial Councils 


cannot be made binding until the unions and employers' 


associations are mutually agreed that the same shall be made 
binding on all parties to the agreement. The Counéil of the 

FE. A., however, considers that as the Industrial Council 
for the electricity supply industry is composed on the em- 
ployers' side of six I. M. E. A. representatives out of à total 
of twelve, the undertakings belonging to the Association 
should adopt the decisions arrived at. 

The Council appointed a committee to act jointly with the 

on the various matters affecting the interests 
of the Members of the two associations. and sub-committees 
have provisionally agreed to standard schedules of guarantees 
and performances to be embodied in specifications for turbo- 
alternators and cooling towers. 

The Electric Vehicle Committee of Great Britain continues 
to do good work in promoting the adoption and use of electric 
battery vehicles. Its efforts are reflected in the rapidly 
Increasing numbers of such vehicles which are being brought 
Into use. e committee is now considering a proposal for 
the formation of an Electric Vehicle Association into which 
1$ will be merged 

The following scale of subscriptions was proposed: 

Undertakings with an output of under 5 million units per 
annum, 5 guineas. 

Undertakings with an output of over 5 millions hut under 
20 millions, 10 guineas. 

Undertakings with an output of over 20 millions, 15 
guineas. 

The Conncil felt that as the Association now represented 
only the interests of employers, it was desirable that one pav- 
ment should be made by each electricity supply undertaking 
to cover membership of hoth ita committee 


The increased subscriptions, which the majority of under- 
takings have agreed to pay, will enable the Council. it is 
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hoped, to meet the expenditure for the ensuing year, but 
Should it become necessary for the Association to have ite 
own offices and a paid technical secretary, it is certain that 
the subscriptions will have to be still further increased. 

The accounts for the year show total income £940, expendi- 
ture £1,044, leaving a deficit of £104. The balance sheet 
shows & credit balance of £724 on March 31st, 1920. 


At the annual general ineeting, on June 95th, the new 
standing orders were unanimously adopted, as were also the 
annual report and accounts. 

Mr Н. Faravay PROCTOR moved a resolution that had been 
passed by the Council, to the effect that no effective progress 
could be made by joint electricity authorities without eatis- 
factory financial arrangements, and that the financial clauses 
of the amending Bill should be passed at the earliest possible 
date. Already considerable difficulties had arisen, he said, 
in drawing up schemes, for want of these clauses, which were 
absolutely indispensable. In one draft scheme, which was 
in a very forward etate, financial clauses had been inserted 
on the lines of those in the Bill; but they were useless unless 
covered by the new Act. The resolution was carried unani- 
mously. 

Councillor TURNER moved a resolution recording the opinion 
of the Association that in connection with any scheme that 
might be put in operation, the control of the generation and 
main transmission lines should be placed in the hands of 
duly elected public representatives of the districts served. 
This was on the lines of & resolution adopted by Bradford 
Corporation. The difficulties immediately ahead, he said, 
could not be successfully met unless certain areas were left 
to provide their own supply without complications due to 
joint ownership. А delay of even a few years would һе 
disastrous. The matter was discussed for some time, both 
for and against. It was pointed out that if the municipalities 
wanted entire control, they would have to find all the money, 
and that in some areas companies would have to be 
bought out at great cost. Councillor Turner explained that 


the resolution did not exclude the representation of large 
consumers, &c.—provided that their representatives were 
" duly elected ’’—and it was carried unanimously. 


A motion by Lieuf.-Col. ViGNoLEs, that a committee be 


appointed to consider the question of developing the sale 
of electricity for domestic purposes, having regard especially 
to tariffs, wus adopted. 

Alderman JEPHCOTT, M.P., moved a resolution that all 
agreements, recommendations, or awards of the National Joint 
Board or Council should be complied with by the local 
authorities connected with the Association. Some authorities, 
he said, were failing in their duty in this respect, and that 
would ruin the Whitley scheme. 

Alderman WALKER seconded, emphasising the national 
character of the awards, which, therefore, must be upheld. 
Nothing stimulated trouble with the men so much as dis- 
cordant action. The authority of the National Joint Board, 
called in question, was described by Ald. Beaumont as being 
the same as that of the Industrial Council—namely, the 
sanction of the Ministry of Labour. Unfortunately, in Lon- 
don, when a recent award was made with the approval of the 
company representatives, the companies refused to comply 
with it, and resigned from the Board; this had brought about 
an extremely awkward situation. Ald. Beaumont said he 
had seen the improvement in the relations between the parties 
due to bringing them together, and he believed there was 
a satisfactory future before these organisations—but agree- 
ments must be honoured, if good results were to be obtained. 
Mr. Webber pointed out that some authorities went too 
far, and granted more than the award; Bradford Tramwavs 
had erred conspicuously in this respect. They should abide 
by the recommendation, and not go beyond it without con- 
sulting the Board or Council. The resolution was adopted 
unanimously. The result of the ballot for officers was re- 
ported, as given on p. 6 of our issue of July 2nd. The 
new scale of subscriptions was agreed to, and the proceedings 
closed with votes of thanks to the retiring president (Mr. 
Thomas Roles), and the cominittees and officials who had 
assisted in the preparations for the Convention. 


THE AERO EXHIBITION. 


AT the first Aero Exhibition, held in 1909, exhibitors were 
asked: Will your machine йу?” To-day, 11 years later, 
comes the fascinating Olympia Exhibition, revealing 
developmente in aviation that can only be described as 
wonderful. The 1920 Exhibition, which is the first post- 
war show and the sixth of the series held under the joint 
management of the Society of British Aircraft Constructors, 
Ltd., and the Society of Motor Manufacturers and Traders, 
Ltd., was opened at Olympia, London, W., on July 9th, by 
Lord Londonderry, Under-Secretary of State for Air, and 
remains open until the 20th inst. 

The show has been described as the best of its kind yet 
held anywhere, und as an indication of its importance it 
suffices to record that deputations or representatives have 
‚ been sent by countries in every part of the world, including 
Japan, Sweden, Poland, Holland, Belgium, Canada, Brazil, 
Australia, the Argentine, Rumania, France, Tasmania, 
Peru, and Greece. 

Not so long ago a subject for jest, fear, and wonder, 
aircraft has to-day become a definite factor in methods of 
transportation, and the collection of flying machines and 
component parts displayed at Olympia is at once educa- 
tional and unique. In the course of a speech at the opening 
ceremony, Major-General Sir Е. H. Sykes, Controller- 
General of Civil Aviation, said: We have conquered the 
air, and our immediate task is to exploit our victory 
in the interest of commercial development.” Figures given 
by the General for the first year of civil flying were :— 
Number of flights, 38,954; mileage flown, 784,200; 
pessengers carried, 70,000 (only one met with а fatal 
accident); goods carried, 116,498 lb.;  aerodromes 
licensed, 114 ; machines registered, 519. Up to the end 
of March last, over £200,000 worth of imports and exports 
were carried by air between this country and the 
Continent. 

The exhibition is divided into three sections :—(A) Air- 
craft ; (B) aero engines ; and (C) propellers, models, com- 
eras and accessories. Kinematograph displays and 

ectures are given daily by arrangement with the Royal 
Aeronautical Society. Ino the main hall some 100 
exhibits are on view; of these, 10 firms display accessory 
. electrical apparatus, as follows :— | 


BRITISH Тномѕом-Носзтом Co., LTD., Rugby.—Several types of 
magnetos as used during the war, shown in the form of sectional 
models, and actually operating at high and low speeds. А 
number of “Mazda " electric lamp bulbs, and Fabroil" noiseless 
pinions and gears. ‘ 

Brown’ BROS., LTD., London.—Electrically- heated clothing, 
instruments, lamps, generators, wire, switches, and other 
accessories. 

MARCONI'8 WIRELESS TELEGRAPH Co., LTD., London.—Airoraft 
and portable wireless telegraph and telephone installations and 
apparatus, and a marine type direction-finding outfit. 

RIPAULTs, LTD., London.—''Oleo" sparking plugs for aero 
engines. and electrical accessories. 

AUTOMATIC TELEGRAPH Co., London.— The One-Lever 
automatic wireless transmitter, which will be described and illus- 
trated in a later issue. 

Mr. A. E. PaARNACOTT, London. Electric cable terminals, 
sparking plugs, and а sparking-plug testing machine. 

SiMMs Motor UNITs (1920), LTD.,  London.—High-tension 
magnetos of various types; sparking plugs, Vernier flexible 
magneto couplings, and magnetic petrol gauges. 

NoRTH & Sons, LTD., Watford.— Magnetos and revolution indi- 
cators for aero engines. 

TELEPHONE MANUFACTURING Co. (1920), LTD., London.—Inter- 
communication telephones of many types and sizes, including the 
" Laryngaphone" for mine- rescue and aviation purposes, and a 
number of accessories. 

S. SMITH & Sons (Motor ACCESSORIES), LTD., London.—Types 
of aero models of K.C.G. sparking plugs and M-L magnetos. 

ROBINHOOD ENGINEERING Wokks, LTD., London.—Sparking 
plugs of the K.L.G. type and precision tools of various kinds. 

The historical exhibit in the annexe is loaned by the AIBR-CRAFT 
DisPosAL Co., Ltp., London, and includes a number of different 
types of complete machines together with engines, equipment, and 
acoessories, all of which are for disposal. This company holds 
large stocks of electrical accessories of many different makes and 
types, such as magnetos, sparking plugs, accumulators, instruments, 
telephones, &c., samples of which are on view. 


Тнк AIR MINISTRY'S section is accommodated in the gallery, 
which is given over to the technical departments of the R.A.F. 
The section comprises models; devices for ensuring safety and 
reliability ; testing of aircraft, materials and accessories ; instru- 
ments; wireless telegraphy and telephony ; medical tests ; meteoro- 
logical apparutus, kc. In the testing sections interesting electrical 
methods and instrumenta are on view. The ‘Shakespeare " 
permeameter teats the gas-tightness of fabric; ae the gas permeates 
through the material it comes in contact with platinum wires, the 
resistance of which is thereby altered, causing the flow of the 
electric current through them to alter. From these it 
is possible to calculate the amount of gas that escapes through the 
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fabric їп & given time, Ап electric muffie furnace for the heat 
treatment of small specimens, an electrio gyro turn indicator, 
апа tests of thermionic valves, wireless telephone transmitters, 
receivers, and generators are shown. An X-ray apparatus is 
exhibited, together with samples of faults in materials and 
defective workmanship, which are not visible to the eye, but are 
detected by means of X-ray photographe. A number of шарпеѓов, 
spark plugs, armatures, condensers, distributors, &c., are shown 
undergoing tests. In the Communications Section a 10-in. petrol- 
electrio searchlight, navigation, recognition, and other forms of 
lights, together with wind-driven generators, and batteries, are 
shown. Finally, in the Wireless Section au aeroplane fuselage is 
fitted with a working wireless telephone outfit, the operation of 
which is demonstrated, and the instruments exhibited include a 
number of different types of transmitters, spark and continuous- 
wave cabinets as fitted in aircraft, tuners, ampliflers, receivers, 
relays, and other devices, some of which are of historical interest. 


THE ASSESSMENT OF ELECTRIC MOTORS. 


According to the Scottish Press, the Valuation Appeal Court 
op Saturday last decided а test case which rules over 2,000 
Glasgow appeals. 

The Assessor for Glasgow entered in the supplementary 
valuation roll a large number of electric motors owned and 
used by tenants for commercial purposes. 

The Valuation Committee decided that while the motors 
were machinery fixed or attached, in respect that they were 
plant for producing or transmitting first motive power, they 
were not erections or structural iniprovements in terms o 
the Act. : 

The Assessor appealed, and Court sustained the appeal, 
wetting aside the finding of the Valuation Committee. 

The Court held that the motors were machines for producing 


or transmitting first motor power, and were exactly com- 
parable to gas engines or steam engines; and that the fact 
that the motors could be removed without removing any 
part of the building, did not disqualify them from being 
assessed. | | P A e 
——Ó 
WORKMEN'S COMPENSATION. 
Ix the City of London Court, on Monday, Frederick 
Westley, quartermaster, Forest Gate, claimed compensation 


.under the Workinen's Compensation Act against the Tele- 


graph Construction & Maintenance Co., Ltd., for an accident 
that happened to hin on December llth on the cable ship 
Colonia while lying off Enderby’s Wharf, when he slipped 
and fell 40 feet into an ash boat. His spine and right lower 
ribs were injured, there was shock to the system, and other 
injuries. His earnings were £15 per month and provisions 
and quarters. 

Mr. W. E. SiNGLETON, plaintiff's solicitor, said all he wanted 
was a declaration of liability. Westley was rejoining his 
ship at full wages, and he had been paid all the compensation 
to which he was entitled. The underwriters had consented, 
but they did not think the present application should have 
been made. It was, however, inevitable. ` 

Judge ATHERLEY-JONES, K.C., concurred, and made a de 
claration of liability, and gave the costa. l 


British Тномѕох-Нооѕтох Co., LTD., v. CORONA LAMP 
Wonks, LTD. | 
IN the Court of Appeal, on July 13th, this came on for hearing 


upon the appeal of the plaintiffs from the judgment of Mr. 
Justice Sargant. The hearing was adjourned. 


MancoNi's WIRELESS TELEGRAPH Co., LrD., v. HAMILTON. 


IT has been arranged that this action shall be down for hear- 
ing on July 28th, in order to meet counsel's convenience. 


BUSINESS NOTES. 


The Electrical Review” Index.—The Index to Vol. 86 
of the ELECTBICAL REVIEW, which will shortly be printed, will 
be supplied only to those who, through the post, specially apply 
for it. To such it will be supplied for sixpence post free. Any 
reader or advertiser, at home or abroad, who requires а оору for 
binding or for other purposes, is asked to make early application 
therefor to the Publisher, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London, Е.С. 4. 


German Companies.— Under the style of the Mittel- 
deutsche Stickstoff werke A.-G. has been formed in Berlin a oom- 
pany, with a capital of 60.000,000 marks, all but 4,000 marks of 
which has been subscribed by Government officials. The objects 
of the company are the manufacture and sale of nitrates and other 
chemical manures and products, in works already existing at 
Piesteritz. 
^ The great demand for, and the scarcity of, electrotechnical 
porcelain since the end of the war, primarily occasioned by the 
insufficiency in the supply of coal, has led the producers and users 
to make common representations to the Government, with the 
outcome that а Regulation has been issued giving preferenoe in 
export to moulded porcelain used in electric installations. This 
article figures in the State Goods List under the export No. 912 e. 


The V.D.E.—The Verband Deutscher Elektrotechniker 
(German Electrotechnical Union) will hold its yearly meeting and 
Electrical Week this year at Hanover, from September 23rd to 
29th. Some eight eleotrotechnical societies will take part. 
Numerous lectures will be given, and an exhibition of electro- 
technical novelties will be held. 


F. B. l. and National Expenditure.— Last week the 
Federation of British Industries sent to the Prime Minister а long 
and important communication оп the subject of national 
expenditure and taxation. The Chancellor's attitude has been that 
he was carrying out the Government's decision in adhering to a 
programme of taxation necessitated by the Government's scale of 
expenditure. As taxation cannot be reduced until expenditure 
falls, the F.B.I. has offered its criticisms, and suggested directions 
in which economy might be effected. A Financial Council, sitting 
under the chairmanship of the Chancellor of the Exchequer, is 
p its membership consisting of independent men selected 

for their wide financial or business experience, assisted by the 
senior permanent officials of the principal Government departments. 


Australia.—H.M. Trade Commissioner at Sydney reporta 
that a local company desires to undertake the sole Australian 
agency of a British firm for electric wires and cables. The name 
and of the company referred to may be obtained by United 
Kingdom manufacturers interested, on application to the Depart- 
ment of Overseas Trade. | " 


Address Required. — Messrs. Cook & Co., who 
sent us an inquiry regarding voltmeters and ammeters, are 
requested to forward their full addreas to enable us to reply. 


Company Registrations.—In their table of company 
registrations at Somerset House between January Ist and June 
30th, 1920, Mesirs. Jordan & Sons, Ltd, give the following 
figures : — 


Number. Capital. 
Electric, gas, &c. ... das .. 115 4 3,450,200 
Engineers ... ds ТЕР ... 288 8,679,800 
Telephones... А es Ws 6 1,622,000 


Inquiry from Turkey.— The Commercial Secretary to 
the British High Commission at Constantinople (Capt. C. H. 


Courthope Munroe) in a recent dispatch states that he has received 


an inquiry for the name of a United Kingdom manufacturer of 
telephones with magnetos, all telephone accessories, telephone 
wires and an exchange of 500/600 lines ; also electric belle, wires, 
batteries, Ko. The inquiry is from the Conoessionaire of the tele- 
phone system at Samsoun (Asia Minor). Correspondence and 
catalogues should be addressed to the British High Commissioner's 
Representative at Samsoun, under oover to the Commercial Secre- 
tary at Constantinople. : 


Our Trade with Slam.— During the year ended March 
let, 1914, the imports into Bangkok direct from England inoluded 
£29,768 of electrical goods and apparatus. The Acting Consul. 
General at Bangkok in a report on the commercial situation in 
Siam at the end of 1919 mentions that the war has led to a cessation 
of supplies from the United Kingdom, of carriages, cars, electrical 
goods and apparatus, &c. It is thought by some that Japan will 
retain its hold principally upon the oheap lines, of which Germany 
had a virtual monopoly in the past. American oompetition is 
more to be expected, says the Acting-Consul The American 
exporter is learning to understand Eestern markets every day. 
"A Bangkok importer of iron, steel, and maohinery, i$ more 
apprehensive of future competition from German than from 
American sources; he notices that the Germans are already 
endeavouring to oome into the Siam market again, and he points 
out that the-present low exchange value of the mark is all in their 
favour.” At even prices the most Asiatio traders prefer British 
manufactured goods to those of апу other nationality, but that 
does not absolve the British manufacturer from the necessity of 
putting forth every effort to meet foreign competition. 


J. and P. Branch at Sydney.—MkssRs. JOHNSON AND 
PHILLIPS, LTD., have opened а new depót at Sydney (212, Clarenoe 
Street), as their Australian headquarters. Their business in 
Australia is under the control of their branch manager, Mr. E. А, 
Kingsley, who carries large stocks of cables, wires, &o., at the 
address stated. 
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Foreign Trade. — June Ficures.—The following are 
dbe values of imports and exports of electrical goods and machinery 


In June :— 
n June, Ino. or 6 months, 1920 
| 1920. dec. Ine, or dec. 
IMPORTS. £ & g 
Electrical goods, &o. ... 121.372 + 48,0020 — 71,679 
` Machinery es „1,717,897 + 670,011 + 1,638,356 
| EXPORTS. 
Electrical goods, &. . . 1,212,360 + 722,628 + 3,089,212 
Machinery qus . .. 5,026,283 72,577,450 + 11,929,518 
RE-EX PORTS. 
Electrical goods, &c. ... 10,269 + 5500 + 13,959 
Machinery 98 .. 159,920 + 87.270 + 437,266 


Electrical Fittings Trade in Italy.— According to a 
report by H.M. Consul at Turin, while the demand for all kinds of 
, electric fittings continues large, conditions have changed much of 
late, as various local companies have been formed for the manu- 
facture of these goods. Among the new concerns may be 
‘mentioned Cinzio Barosi, of Milan. with a capital of 2,000,000 lire, 
for the manufacture of electric heating and cooking apparatus. 
The market is consequently overrun with these goods, and British 
mauufacturers will have strong local competition to meet. Atthe 
same time, however, there is a great scarcity of all kinda of good 
electric light fittings, which will take a long time to satisfy. 
French, German, and Swiss competition will have to be reckoned 
with as soon as production permite, and several newly-established 
companies in Milan are preparing to meet the demand. There is 
also some importation from the United States, Spain, and Japan. 
. When, as now, the supply is not equal to the demand, everything 
sells as quickly as it arrives. Otherwise, the trade is largely of a 
Bea*onal character. It slackens during the early summer, but 
revives again in August for inside plants and in the spring for 
outside plants. The best means of trading is through a British 
export house with local branches, travellers. &c.. or through 
locally-established Italian concerns. The most essential point is to 
offer goods ready for early delivery, which will find a good market 
provided prices are moderate. Payment is generally effected on 
receipt of the goods, or at 30 to 60 days after the date of the 
invoice. Card boxes for small articles and wood boxes for the 


larger are recommended, the cost of the packing cases to be paid 


by the buyer. It is always better to give prices c i f. Genoa, if 
possible. National or lccal regulations affecting types of goods 
offered can be ascertained from the appointed officers of each 
‘district. While restrictions are not, as a rule. severe, there is, 
. however, a Government monopoly on the sale to the public of 
electric bulbs, which are subject to a tax of 25 per cent., plus an 
overprice varying according to the power апа quality of the bulb. 


Switching Examinatlons.— We have received from 
.MEssRs. А. P. LuNpnERG & Rows. Pioneer Electrical Works, 
477-489. Liverpool Road, Holloway. N. 7, copies of their latest 
preliminary, intermediate and advanced examination papers in 
electric light wiring and switching, ай well as a pamphlet 
describing these tests. We are told that about 300 papers sent in 
for the last competition are at present being examined. Since the 
inception of the scheme in 1913 up to June, 1919. 871 preliminary, 
439 intermediate, and 214 advanced certificates have been awarded 
to entrants. The award of money prizes. which was discontinued 
in 1916, bas now been reinstituted, and besides increasing the 
number of these prizes, Messrs. Lundberg have doubled their 
value. 


The Trade Position in Pero.—A report on the finance, 
industry, and trade of Peru at the close of the year 1919 has been 
issued by H.M. Stationery Office. It was prepared by the Com- 
mercial Secretary to the Legation at Lima. It contains, among 
other information, tabulated statistical material relating to the 
import and export trade from 1908 to 1918. There is a great 
demand for all British-manufactured articles. The country was 
‘denuded of supplies during the war. It is suggested that a 
valuable foundation for future trade could be established if it were 
. possible for British manufacturers to devote a certain percentage 
of their output to export. It is clear that if export trade ія 
. neglected, an opening is left for competitors to establish themselves 
at a very favourable moment." Competition in foreign products, 
very largely from the United States, and to a small and increasing 
extent from Japan, was very great during the war ; in fact, from 
1913 to 1917 by far the greater part of the import business was in 
American products. The effect of this need not be permanent, 
and given maintenance of standard in production and methods, 
there is no reason why Great Britain should not again occupy the 
same trade position as before the war. American goods are, 
generally speaking, lower in price than British, but the quality is 
also inferior. The market is, however, getting accustomed to 
American prices and quality, and unless British goods appear 
promptly, and on a closely competitive basis, a certain amount of 
trade may be permanently lost." The question of representation 
in the market depends largely upon the business. There are a 
number of strong and old-established British merchant houses 
having offices in Peru and in London, and a number of British and 

, Peruvian commission agents. If inquired of, the Commercial 

Secretary at the Lezation will be pleased to make suggestions on 
such matters. A considerable number of public works are under 

` consideration by the Government, but nothing definite has been 
decided, and no tenders have been called for yet. If political con- 
ditions remain stable, апа the country continues prosperous, it is 
thought that many of these schemes may be worth examination. 


во as to cover the engineering profession. 


Book Notices.— Who’s Who in Engineering. 1920-1921. 
Annual. Edited by J. E. Sears, C. B. E., M.A., A. M. I. O. B. London: 
Compendium Publishing Co. 25e. net.— This is а very oreditable 
attempt to develop the Who's Who principle on practical lines, 
It is not pretended that 
the collection is complete; that will become possible with later 
annual editions, and, as omissions are remedied, a shortening 
process may become essential, unless the work is to reach very 
bulky proportions. The Personal and Professional Section 
occupies about 240 pages ; others relate to engineering institutions 
апа societies, centres of technical engineering training. trading 
and research associations, companies and firms in the engineering 
and allied trades, an index to manufactures, &c. To produce a 
complete guide to all these persons and organisations is an 
ambitious undertaking, and the work has great possibilities. The 
general get-ap and appearance are very satisfactory. А 

" Magnetos Simply Explained." The Model Engineer Series 
No. 42. By F. H. Hutton. (67 pp) London: Percival Marshall 
and Co. Price 9d. net.— This is described as “a practical guide to 
the construction, management and uses of the modern magneto," 
and, starting at the principles of the magneto, it deals successively 
with manufacture, correct usage, and the Inductor” magneto. 
Special types, combinations, and accessories are then deecribed in 
detail. and, finally, typical standard devices are dealt with. The 
photographic illustrations аге good, and many diagrams of 
connections, &c., are included. 

‘Repairs to Boilers and Engines by Welding.” (23 pp) 
Manchester: The National Boiler and General Insurance Co. 
Price 18. net.—The introduction to this volume presents notes on 
the several welding systems in present-day use. Various examples 
of boiler repaira follow, in which methods best suited to each 
particular type of weld are described. These examples include the 
building-up of flanged seams of- flue tubes, repairing fractures in 
chimney tubes and cast-iron sectional boilers. Repairs to gas- 
engine cast-iron parts are also described. 

" [nter-Imperial Communication Through Cable, Wireless, and 
Air." By Sir Charles Bright, F. R. S. E., хс. (15 pp) London: 
Fleetway Press.—This is an abstract of a paper read before 
Section F of the British Association, on September 12th, 1919. 

"Die Wirtschaftliche und Technische Bedeutung des Elek- 
trischen Antriebes für die Textilindustrie,“ (56 pp.), 38.. aud Die 
Amerikanisierung Europas : Kritische Beobachtungen und Betrach- 
tungen (91 pp.) 2s, by Gustav W. Meyer. Boden bach: Tech- 
nischer Verlag. | 

»The M. & C. Apprentices’ Magazine.“ Vol. IV, No. 14. (60 pp.) 
—The Summer Number of this magazine is up to its usual high 
standard. The articles are well written and illustrated, as well as 
being numerous. 

"Twelfth Annual Report of the Hydro-Electric Power Oommis- 
sioners of the Province of Ontario for the Year ended October 31st, 
1919.“ Vol. I. (287 pp) Toronto: А. T. Wilgress. 

"Report on Hydro-Electric Railways ta the Hydro-Electric 
Power Commission of Ontario.“ Ву W. S. Murray, Consulting 
Engineer, New York.: (15 pp) From the Commission. 

Installation News.“ New Series No. 4. July 1920. Birmingham: 
Simplex Conduits, Ltd.—The latest number of this interesting 
quarterly . publication includes notes on the manufacture of 
conduit. on the Plexsim electric iron, and also a table of new 
cable standards. 


Strike,—Simultaneously with a dispute affecting 4,000 
building trade operatives employed by the Port of London 
Authority, some 500 electricians at the port were, lest week, also 
on strike owing to the refusal of the Ship Repairers’ Aesociation 
to pay the district rate of 2s. 3d. an hour. 


Aunual Outings.— The employés of MEssBs. LAURENCE, 
Scott & Co., Norwich, went for their annual outing last Saturday 
week.  Dividing into four parties, they journeyed to Yarmouth 
by road and rail; to London; or by char-à-bancs to. Lynn and 
Hunstanton. А most enjoyable day was spent, and thanks were 
accorded to the firm for the generous financial support. The detail 
arrangements were excellently carried out by the various committees. 

The employés of Messrs. MANN, EGERTON'S electrical depart- 
ment, Norwich, held their annual outing (the first since 1914) on 
Saturday last. The party trained to Wroxham. and boarded the 
motor launches Osprey and Blossom, at Messrs. Lloynes's quay, and 
enjoyed a pleasant trip to Acle Bridge Hotel, where luncheon was 
served. А few musical items were rendered, prior to leaving for 
" Ludham Dog” for.tea. After Mr. Cowell had proposed, a vote of 
thanks to those responsible forthe arrangements, and some further 
musical items, the journey to Wroxham was resumed. 

On Saturday last the staff and employés of MESS. BUBDETTE 
AND Co., LTD., of Blackfriars, went for their annual outing by 
char-à-bancs to Brighton. Luncheon was served at “Ye Olde 
Barne.” ' 


Patent Office Report.— Last year the number of appli- 
cations was 32.853, the largest on record ; complete specifications 
filed numbered 18,922. Applications from abroad numbered 1,320, 
and under the International Convention, 2,661 applications were 
made, | | 

E.P.D.—In the House of Commons on Monday, Mr. G. 
Terrell moved the reduction of the Excess Profite Duty from 60 per 
cent. to 40 per cent., but the motion waa defeated by 289 votea to 
117, majority 172. | 

Dissolution of Partnership.—ALLEN & PARKES, manu- 


facturing electricians, 15, Summer Row, Birmingham,—Messra. 
A. J. Allen & B. J. Parkes have dissolved partnership, 
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Trade Annonocements.—Messrs. Docker Bros., Lro., 
have removed their offices and warehouse to 4 and 6, Moor Lane, 
Moorgate Street, E.C. 2. 

With reference to the Business Notice" їп our issue of J uly 
2nd, entitled " Shut Down," we are informed that а new company 
has been formed, and is being registered under the title of TODMAN, 
RvALL & Co., LYD., of 17, Victoria Street, 8.W.1, for the purpose 
of purchasing the designs, jigs, tools, gauges, and goodwill of the 
dynamos and motors previously manufactured by Messrs. Arthur 
Lyon & Wrench, Ltd., at Willesden Junction, and it has been 
arranged that production will continue without a break. 

THE TUDOR ACCUMULATOR Co., LTD., are removing their offices 
as from July 19th, to 3, Norfolk Street, Strand, W.C. 2. 

Mr. T. H. Day, who was representative of the Edison Swan 
Electric Co. for about 18 years, is shortlv joining the Newcastle 
branch of Mesars. Albert Lee & Co., Ltd., of 8-9, New Zealand 
A venue, London, E.C., as representative. 

MESSRS. 
business is now carried on at their works address, 471-477, 
Hornsey Road, N. 19, which has become the head office. An 
arrangement has been concluded with MkssR8S. ALLEN AND 
HANBURYS, LTD., by which they become selling agents in the 
London area for Messrs. Newton & Wright, Ltd., and also in 
oertain parts of the United Kíngdom.  Messrs. Allen & Hanburys, 
Ltd, are taking over the electro-medical showroom aud staff at 
72, Wigmore Street. W., until recently occupied by Messrs. 
Newton & Wright. Ltd., but Messrs. Newton & Wright, Ltd, 
will also- have free access to the showrooms, and one of their 
directors will attend there by appointment. 

Messrs. WILSON-WOLF ENGINEERING Co., LTD., of Bradford, 
have appointed Messrs. Pooley & Austin, of 34, Broadway, West- 
minster, S. W. I, as their sole agents for London and district, and 
Mr. L. В. Erlynne is no longer their representative. The company 
have completed the reorganisation of their works, aud are con- 
centrating on the mass production of fractional Н.Р. motors of 
their new 1920 ball-bearing patterns (Pr to 4 H. P.), leaflets relating 
to which have been received. 


‘Cancellation of Orders.—The following notice appears 
in the Bulletin of the Federation of British Industries for the 
current week :— 

Cancellation of Orders, 

The Federati n has received complaints from various trades of 
the cancellation of orders for goods by both home and overseas 
buyers. 

Ia order to gauge the extent of the evil, and to consider what 
steps should be taken to remedy it, it is neceesary that the fullest 
information should be in our possession. 

Those of our members who have had orders cancelled are 
requested to write to the General Secretary of the Federation, 
giving all relevant facta. 


Company Liqaldations.— Norman JOHNSON & Co., LTD., 
Enfield, electric lamp manufacturers. — The creditors interested 
herein were called together recently at the offices of Messrs. 
Greenhalgh Sharp & Co., IA., 16, King Street, Cheapside, E C., 
when it was reported that the ‘shareholders had passed resolutions 
for voluntary liquidation. and had appointed Mr. J. K. Garioch to 
act as liquidator. Mr. Garioch submitted a statement of affairs 
which showed ranking liabilities of £855, with net assets of £1,281. 
The issued share capital of the company was 43 300, and as 
regarded the contributories there was a deficiency of £2,884, 
although there was a eubstantial surplus so far as the creditors 
were ooncerned. The company was registered in August, 1919, 
with a nominal capital of £5,000, and took over the business 
рео carried on at Bsker Street, Enfield, by Messrs. N. Johnson 
and Е. J Hawkins, under the style of N. Johnson & Co. The 
purchase price was fixed at £2,000, which was discharged by the 
issue to the vendors of fully- paid shares, The vendors were 
appointed joint managing directors ata salary of £6 per week. 

т. N. Johnson resigned his position as a director last September, 
aud Mr. O. C. Gardner was appointed to & seat on the board in 
February last. The latter had received 800 shares which were 
subscribed for in cash, while 500 shares were allotted to Mr. 
Hawkins for cash. Trading and profit and loss accounts prepared 
as at December 31st last had disclosed a loss on the trading of 
£187. Since that date there was a further loss of £364, while 
nearly £600 had been expended on experimental work. After а 
short discussion, a resolution was passed confirming the voluntary 
liquidation of the company, with Mr. Garioch as sole liquidator, 
and an advisory committee of the creditors was also appointed. 
The following are creditors :— 


Newsome & Воп, Ltd., W. . . £68 
West & Sons, Ltd., J. АЕ .. 60 

Walsall Electrical 'Co. 51 
Pearce, Wm., and E. Cutler, Ltd. 47 


Davis & Timmins, Ltd. . 219 
National Metropolitan Electrie 
Power District Со. Я 
Biemens Вгоз. E Beo Works . ee 18 
18 


Benior & Co., T. W. oe 47 Warden & Co., 

Reflecto Metal Co., Ltd. ie . 82 Young, Ltd., T. EA .. 90 
The Efandem Ee Lu. .. .. 28 Engineers Universal Supply .. 16 
Farmer & Co.. an , 80 The Bright Co. A .. 18 
Adams, Geo. “> "WE 7 Holdway & Co., E. W. ой .. 19 
Sturla & Sons, H. C. m .. 24 Toms, P. ^ .. 14 
Delta Metal Co., Ltd. a .. 22 


J. Hor IN SON & Co, LTD. —VWinding up voluntarily for purposes 
of reconstruction. Creditors should send the usual particulars to 
the liquidator, Mr. C. E. Hobson. Britannia Works, Huddersfield, 
by July 31st. Meeting, August 26th. 


"Rotherham Council and the E.T.U.—The action of the 
Electrical Trades Union was strongly criticised at а meeting of the 
Rotherham Town Council on Wednesday last week. The Electri: 
Light Committee reported the receipt of a letter from the Unioa 
on thé question of eleotrical work installed by men who had 


NEWTON & WRIGHT, LTD., announce that their 


apparently not the qualifications of an electrician, stating that 
cable jointers would refuse to connect up the service to any 
installation installed by cheap non-Union labour, or installed 
by plumbers. The Committee recommended that a deputation 
from the Union be asked to attend before it to discuss the matter. 

Councillor Green, who commenced a discussion on the oommuni- 
cation, moved as an amendment that the following words be added to 
the recommendation :—" And that they be informed that the Cor- 
poration would not permit the Electrical Trades Union or any- other 
Union to decide what installations shall or shall not be connected 
with the electrical service.’ He (Mr. Green) said the attitude of 
the Union was most surprising. He suggested that action of this 
sort was in the nature of the Soviet system, aleo that the members 
of the Electrical Trades Union should themselves pass an examina- 
tion before they were employed. The Corporation had a system of 
registration for plumbers, and he thought it might be advisable to 
apply a similar principle to the electricians. The Mayor (Coun- 
cillor W. G. Bingham) did not think it was necessary to move an 
amendment. The feeling of the Committee was that they had 
nothing to do with the question of who wired private houses, as 
that was work that was undertaken by tradespeople. 

After further discussion, the Mayor again asked Councillor Green 
to withdraw his admendment, which he agreed to do; the recom-, 
mendation of the Committee was then adopted. 


Catalogues and Lists.—Mzssns. DAVID Suanxs & Co., 
LTD., Denmark Street, Birmingham.—A profusely illustrated and 
fully priced catalogue of electric light fittings (95 pp.), dealiog with, 
pendante, brackets, standards, ships fittings, lanterns, arc lamp3, 
signs, &o. 

Messrs. FALK, STADELMANN & Co., LTD., Efesca Electrical 
Works, 83, 85 and 87, Farringdon Road, E.C. 1.—-Catalogue Edition 
No. 444. A handsomely produced list of electric light fittings. 
The list, which is fully illustrated and priced, covers a wide field, 
and includes brackets, shades, Louis Qaatorze period designs, 
statuettes, “о. 

Так NEWMAN ELECTRICAL CO., 64, Newman Street, W. 1.— 
Leaflet dealing with Хасо” artistic. fittings for semi-indireot 
lighting. Priced and illustrated. 

BaiTish INSULATED AND HkLsBY CABLES, LTD., Prescot and 
Helsby, Lanc3.—An illustrated list (12 pp.) of accessories for use 
in connection with the Prescot” wiring system, including wire, 
joint-boxes, sealing ends, &c. Fully priced. Liat No. P 162, 
& priced catalogue of aluminium, copper, lead, tin, and specia] 
“ Prescot” alloy fuse wires for currents ranging from 5 to 300 
amperes. 

MESSRS. Downes & DAVIES, 1 and 3, Stanley Street, Liverpool.— 
Àn eight-oage list of " Xcel" domestic electrical appliances, 
including kettles, cookers, suction cleaners, &c. Well illustrated 
and fully priced. 

Messrs, THOMAS BROADBENT X Sons, LTD., Central Ironworks, 
Huddersfield.—Photographically-illustrated leafist, showing appli- 
cations of an automatic centrifugal clutch for machines requiring 
a large starting torque with minimum current consumption. 

Messrs. THOMPSON & Co. (agents for the Société Genevoise 
d'Instruments de Physique), 48, Watling Street, E C. 4.—Prospectus 
No. 281, dealing with " Rex " single-phase А.С, meters. Illus- 
trated and priced. : 

Тнк ELECTRICAL APPARATUS Co., LTD., Vauxhall Works, South 
Lambeth Road, S.W. 8.—Leafist B. 220. An illustrated description 
of D.C. control panels for 100-250-volt motors up to 6 H.P. for 
marine use, with prices. 

THE MACINTOSH CABLE Co, LTD., 22 and 23, Jewin Street, 
E.C. 1.—Catalogue Section 1 (35 pp.). A fully-priced list of rubber 
cables, flexibles and bell wires. Catalogue Section 4 (176 pp.) 
illustrating and describing feeder pillars, joint boxes and jointing 
accessories. Both lists consist of separate detachable sheets or 
leaflets. 


Medal Award.—THE Arora Co., Loughborough, informs 
us that the Arora apparatus, at the first exhibition at which it has 
been exhibited, has secured the highest medal award given for that 
class —namely, electric fires and cooking apparatus, The company's 
agents for Holland —Messrs. De Goede & Huf, of Amsterdam —etate 
that Arora apparatus obtained the silver medal at the International 
Exhibition at the Paleis voor Volkavlyt, which was the highest 
award, as the gold medal was destined for other articles. 


Bankruptcy Proceedings.—Ivor James Hopson and 
Basi HOWARD NEWMAN (trading as Hodson & Newman), elec- 
trical engineers, 85, Queen Street, Exeter.—The public examination 
of these debtors was held on July 8th, at the Castle, Exeter. 
According to the debtora’ statement of affairs the liabilities 
amouated to £745, and assets amounted to £225, thus disclosing a 
deficiency of £520. The examination was adjourned. 


. Aunual Holidays.—The works and offices of Mxssns. 
Hiaas BROS., Birmingham, will be closed from July 80th to 
August 9th for the annual holidays, and correspondence will not 
be attended to during that period. 

The works of BROMELL PATENTS Co., LTD., Glasgow. are closed 
from yesterday until Wednesday, 28th inst., and the offices until 
Tuesday, 20th Inst., for the Fair Holidays. 


Electricity to the Rescue.— The gas strike broke out in 
Manchester on Friday. In the afternoon of that day Messrs, 
Simplex Conduits, Ltd., had a motor lorry loaded up with first 
aid, in the way of electric kettles, and on the road to the stricken 
city. By Saturday morning, Plexsim kettles were finding a ready 
sale among Mancuniaus, some of whom аге now learning for the 
firat time that, for many purpoees, gas is a back number, 
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LIGHTING AND POWER NOTES. 


Accrington,—ExTENSION ABANDONED.—The Corporation 
states that it cannot see its way to supply electricity for lighting 
to the neighbouring town of Huncoat, having regard to the capital 
cost involved and the small revenue to be obtained. 


Argentina.—ComPany REPORT.—Some interesting figures 
are given in the annual report of the Société d’Electricité de 
Rosario, the headquarters of which company are in Brussela. The 
total receipts last year showed an increase not only over those of 
1918, but, as lcontrasted with 1915, the advance is no less than 
50 per cent. In connection with the supply of electricity to 
private houses, which is now 80 per cent. greater than in 1915, the 
report refers to the rapid way in which domestic electrical 
appliances, notably electric irons, are being adopted, these being 
now used even in the most modest households. The consumption of 
energy by business houses increased by 272,000 Kw.-hours during 
last year, and even greater progress is expected during the current 
12 months. The energy supplied for power purposes went up to 
the extent of 38 per cent, while the quantity supplied to the 
Compagnie Générale des Tramways de Rosario advanced from 
5,100,000 to 6,435,000 Kw.-hours. Altogether, the company is now 
giving a supply to 21,630 clients, as against only 1,284 in 1916. 
Although the receipts show a large increase, the working expenses 
have also been much heavier. Owing to the great difficulty 
experienced with regard to the supply of cosl, during the year 
33,621 tons of wood, 11,124 tons of bran and other miscellaneous 
material, and 7,603 tons of petroleum were purchased. The total 
production of the generating station of the company during 
last year amounted to 29,812.600 Kw.-hours, an increase of 
2,818,200 KW.-hours, or approximately 10 per cent. over 1918. 


Batley.—YxzaAn's WonkriNc.—The loss on the electricity 


undertaking for the past year was £300, as against £2,000 for the 
previous period. 


Canada.— The Times states that the dispute between the 
Ontario Hydro-Electric Power Commission and the men engaged 
on the Chippawa Canal has been settled. 


Cannock.—BuLK SvurPLy.—The Electricity Committee 
of the Urban District Council has met a deputation from Wolver- 
hampton Corporation, in connection with a supply of electricity. 
It is anticipated that Cannock will be able to obtain a supply of 
electricity in bulk from Wolverhampton, and that arrangements 
may be made to sell this at the same rates as obtain in Wolver- 
hampton. 


Chippenham.—Pusiic LiauriNG.— The Town Council 
has accepted the tender of the Electric Supply Co. for public 
lighting at 64d. per unit, plus an annual charge for maintenance 
of lamps. 


Chirk.—ELECTRIO LIGHTING SCHEME ABANDONED.— 
The Urban District Council has decided to proceed with negotia- 
tions for the purchase of the local gas works at a suggested cost of 
£ 1.610, instead of installing electrico lighting. 


Cleckheaton.— Loan.—Borrowing powers for £9,000 for 
extensions of electricity works in the Moorend district are being 
applied for. 

YEAR'S WOBKING.—The electricity undertaking figures for the 
year ending March 3latdast showed that whereas at the end of the 
period 1918-19 there was a deficit of £1,625, last year there 
was a net profit of £383. Thislrepresented a working profit; the 
sale of old plant, &c., had resulted in additional profits being made. 


Continental.— Norway.—The average cost of harnessing 
water power in Norway is at present kr. 700 or $194 per kw. The 
expenditure thus amounts to $19.40 per KW.-year, and this price 
is calculated to cover amortisation, interest, &c. In some cases, 
where it is necessary to convey the current over a long distance, 
the cost may rise to $50 per kw.-year, but even this is 
cheap compared with prices in the U.S.A. From 1910 to 1918 
the oonsumption of electricity for industrial purposes increased 
from 145,000 н.р, to 770,000 H. P., i.e., at the rate of 80,000 
H.P. per annum, or 130 per cent. in all. During the same period 
domestic requirements increased from 68,000 to 210,000 H.P., i. s., by 
210 per cent, At the lowest estimate, the Norwegian resources in 
water power amount to 7'5 mill. H.P., or 3,020 Н.Р, рег 1,000 of the 
population, as against 1,050 H P. in Sweden and 290 to 540 H.P. in 
the U.S.A., also per head. The total amount of water power 
actually harnessed in Norway at the present time is 1'25 mill. H P., 
or 0°5 Н.Р. per head, while in Sweden, where the resources are 
approximately 6 mill. H.P., 1°10 mill. Н.Р. is harnessed, ог 0'2 Н.Р. 
per head, The corresponding figures for the Pacific Coast States, 
ie., Washington, Oregon and California, are 0°19 per head of the 
total population of 5 mill, the amount of water power harnessed 
being 940,000 H. P. Economic Rertew., 

. AUSTRIA.—Employós of the Viennese municipal electric power 
stations have come out on strike owing to their demanda for an 
increase in wages not having been met.—Zimes, 


Carnforth.— PUBLIC LIdHTINd.— The Town Council has 
decided to approach the Thrislington Colliery Co. with a view to 
securing a supply of electricity for public lighting. 


Darlington,—TRANSFORMER PLANT.— The Town Clerk 
has been instructed to make application for sanction to borrow 
4 5,000 for transformers for the electricity works, 


о REDUCTION CANCELLED.—It was announced at a recent Corpora- 

tion meeting, that the 10 per cent. reduction in power charges 
would have to be withdrawn on account of the increased cost of 
fuel and labour. The jd. per unit rebate on lighting is to stand. 
The charge for lighting energy is still only 4d. per unit, as against 
34d. before the war. І 


Douglas (Isle of Мап),—Ет,кствтс Licutme.—Electric 
light orders have been applied for by the Electric Light and Power 
Co., Ltd., and the Corporation. The scheme of the former is eeti- 
mated to cost £100,883, and & maximum charge of 1s. per unit is 
proposed, 

Dover. DOMESTIC APPARATUS.—As an experiment, the 
Town Council has sanctioned the expenditure of £100 for the pur- 


chase of electric cookers, to be let out on hire at a rental of 9s. 
per quarter. 


'. Danblane.— ELECTRICITY SUPPLY.—4A limited company 


is being formed locally to supply the district with electric light 
and power. | 


Eastbourne.— ADDITIONAL Loan.—The Town Council is 
applying for sanction to borrow £680, in addition to the £14,434 
already applied for, to meet the increased costs of labour and 
material, 


Edinburgh.— Sw1iTCHGEAR.—The Electric Lighting Com- 
mittee recommends the acceptance of estimates amounting to 
£68,000 for switchgear for the large new power station now under 
construction at Portobello. 


Glasgow.— ELECTRICITY (SuPPLY) BriLL.—The town 
clerk in a report to the Corporation, points out that the compulsory 
purchase of the electricity undertaking provided for in the new 
Electricity (Supply) Bill, would affect the city adversely, and 
recommends that:—"In these circumstances, the Corporation 
respectfully submits that the Bill should not be passed into law. 
It appears that the powers conferred on the Commissioners by the 
Electricity (Süpply) Act, 1919, above referred to, to promote, 
regulate, and supervise the supply of electricity, are sufficient for 
the purpose of effecting any needed improvements, and, in any 
event, it submits that it is premature to proceed with the present 
Bill until the electricity districts have been determined, and an 
opportunity has been afforded for the submission of schemes, and 
for the ascertainment of the further powers, if any, that may be 
required,” d 


High Wycombe.—Orposition TO APPLICATION.— Тһе 
Town Council has decided to oppose the application of the Eleotric 
Light Co. for permission to increase the maximum price of energy 
to ls. 2d. per unit from 9d., on the grounds ithat the company is 
over capitalised. and that part of the plant is obsolete and prevents 
the economical generation of electricity. 


likley,— ExTENSIONS.— The District Council decided, 
last week, to purchase а Garratt engine and dynamo, estimated to 
cost £6 000, at Hackney Wick, provided that the Electricity Com- 
missioners approve the extensions to the works and sanction the 
borrowing of the money. Instructions were also given to the 
surveyor, in conjunction with the electrical engineer, to prepare а 
scheme for the extension of the present electricity works in Little 
Lane. 


Kirkcaldy. — TEAR'S Workina.— The statement of 
accounts for the year ended May 15th last shows an income of 
£32,221, compared with £23,007 for 1918-19. The working 
expenses amounted to £25,223, as against £18,146, leaving a gross 
profit of £6,998 (£4,861). Payment of interest on loans, &c., left 
a net balance of £830, compared with £170 for the previous period. 


Maidstone.— Domestic APPARATUS.— The Town Council 
has received sanction to а loan of £1,000 for electrical apparatus, 
to be let out on hire. 


Manchester.—YkAR's WorKING.—The annual report 
on the electricity undertaking for thè year ended March 31at last, 
shows a total income of £1,197,199, as against £906,529 for 1918-19, 
The total of working expenses was £765,357, com with 
£640,704, leaving a gross profit of 1£ 431,842 (£265,825) distributed 
as follows :—Depreciation, £211,232; loan interest, £93,262; 
income tax, £39,714; rate relief, £68,207; and the remainder, 
£13,605, cancelled last year's deficit. 


Newcastle (Staffs.).— VEAR'S WonkiNG.— The annual 
ceport of the electricity undertaking for the year ended March 
31st last, states that the sale of energy amounted to £6,285, an 
increase of 4 2, 491, as compared with the previous year. The 
gross profit on revenue account was £2,207, against £1,383 last 
year. After payment of loan charges and other items, there 
remained a profit of £114, as against a loss of £286 in the previous 
year. | | 


New Zealand.—SouTH IsLAND.— Н.М. Trade Com- 
missioner (Mr. R. W. Dalton), in a recent letter, refers to the hydro- 
electric scheme which it is proposed to carry out in the Southland 
district of the South Island of New Zealand. As indicating to some 
extent the nature of the scheme, it is mentioned that the power ia 
to be generated on Lake Monowai, and will be conducted to the 
boundaries of each of the towns in the area. It is the intention to 
supply the consumers direct in the country districts, while the 
boroughs and towns will have two alternatives —(/) the respeotive 
Borough Council or Town Board may purchase the power in bulk 
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and distribute the supply within its own boundaries; (b) the 
respective Borough Coünoil or Town Board may permit the Power 
Boerd to distribute the energy within its boundaries, juet as it 
proposes to do in the country districts. It is stated that within the 
area proposed to be covered by the scheme there are some 4,000 
farms, to each of which power will be supplied. А poll of the 
inhabitants was recently taken on the question of raising 
£1,500,000 by loan for the purpose of carrying out the scheme, 
which resulted in &u overwhelming majority in favour of the 
proposal. It is understood that an endeavour will be made to 
negotiate the loan in question in the United Kingdom, one of the 
conditions being that the machinery required will be purchased in 
this oountry. 

THAMES VALLEY.—A majority of ratepayers in the Thames 
Valley and Hauraki Plains districts has decided in favour of 
borrowing the sum of £2,000 for hydro-electrio development. 


Richmond (Yorks) .—ScHEME DEFERRED.—The proposed 
electricity scheme has been deferred for 12 months. 


Sabden.— Water PowkR.—lIt has been suggested to the 
Burnley Rural District Council by the Sabden Parish Council that 
the latter's area could be eoonomioally lighted by electricity pro- 
duced by water power. The oost of gas in the neighbourhood is 
very high, standing at 6s. per 1,000 ob. ft. 


Ѕһе е0. —Егкствто1тү CHARGES.—A deputation of 
representatives of local trade associations explained to the Elec- 
tricity Committee the reasons against charging for power and 
lighting at equal rates. It was pointed out that the lighting load 
factor was only about 6 per cent. compered with 40 per oent. for 
power. In reply to so-called “analogies” in the prices charged 
for other commodities, it was emphasised that electricity was 
generated and used at the same moment. The legal right of the 
Corporation to make this drastic alteration was queried, as contracts 
had been entered into over various terms of years. 


Sonth Africa —CarE Town.—The Corporation has 
received two new Babcock & Wilcox water-tube boilers, and these 
are being erected by Messrs. Reunert & Lenz. A 1,000-Kw. 
Peebles converter is due to arrive, and a little later a 3,000-Kw. 
generator. The Corporation is also calling for tenders for a 
7,500-Kw. alternator and condensing plant to the specification of 
Mesars. Merz & MoLellan. 


Sonthport.— CONTRACTORS’ PRoTEST.—The Southport 
and District Electrical Contractors’ Association has lodged a protest 
against the Corporation running an electrical showroom in oompeti- 
tion with the business of the members of the Association, In this 
connection it is interesting tonotethat at the meeting of the Southport 
Town Council, on July 6th, а resolution by the Eleotricity Com- 
mittee was endorsed, instructing the electrical engineer to present 
to the next meeting of the Committee a statement showing the 
income and expenditure in connection with the showroom for 
the past 12 months, setting out the amount of discount allowed to 
contractors, and to whom such discounts have been paid. The 
engineer has also been instructed to present a statement to the 
next meeting of the Committee, showing the number of wiring 
contracts at present in force, the amounts outstanding, and the 
dates when the persons owing such outstanding amounts were last 
preased for payment. 

Stafford.—EXxTENSIONS.— At a recent meeting of the 
Town Council, the Electricity Committee presented a report on the 
extensions now being carried out at the electricity works, The 
estimated cost of new plant, &c. was £56,150 15s., and £147,000 
was estimated as the cost of buildings, foundations, &c. With 
£7,085 for oontingenoies the total estimated expenditure was 
£77,935 15s. The Committee's report was adopted. 


St. Helens. Loan SANCTIONED.—The Town Council has 
received sanction to a loan of £2,958 for extensions to the elec- 
tricity works and £22,000 for sub-stations, mains, rotary converter, 
transformers, and switchgear. 

Torquay.—Evecrriciry SuPPLY.—The Town Council 
recently received a report of the conference in London regarding 
the Devon Electricity Supply Scheme. The Commissioners would 
not sanction any sub-division of the county for electrical admini- 
stration. The Council, however, was of opinion that the four 
centres previously suggested would be the better. A conference 
will be held in Exeter later on the subject. 


Warrington.— Extensions DEFERRED.— Pending further 
consideration of the-whole matter by the Electricity Commissioners, 
the extension of the Warrington electricity undertaking has been 
deferred. 

Wolverhampton.— Mains ExTENSIONS.— The Council 
is applying to the Eleotricity Commissioners for sanction to 
borrow £30,000 for defraying prospective expenditure to be incurred 
in oonnection with the laying of electric mains, made up as 
follows :—General mains work, £20,000; and transformers and 
sub-station equipment, £10,000. 

The Electricity Committee has decided to purchsse a 500-K w. 

t turbo set from Mr. F. Gilman, of Birmingham, for 
the sum of £1,750. 


Worcester.—At a meeting of the City Council, last 
week, the Electricity Committee reported а letter from the 
National Joint Board of Employers and Staff Members, urging 
that all undertakings should accept the findings of the Joint Board 
on all questions affecting staff members, The Committee resolved 


not to accept the findings of the Board, but to reoómmend the 
Council to grant the following increases of salary, to date from 
July last: —Mr. K. Smith, chief assistant, from £380 to £430; Mr. 
H. P. Waterhouse, mains superintendent, from £264 to £300; Mr. 
P. J. Addyman, station superintendent, £264 to 4300; Mr. E. H. 
Hounslow, meter assistant, £222 to £230; and Mr. А. W. Powell, 
shift engineer, £234 to £250, &o. The High Sheriff pointed out 
that the recommendation was brought to the Council in conse- 
quence of a communication received from the National Joint Board 
of Employers and Staff Members, submitting a scale founded upon 
the plant capacity, and not upon the output generated. The plant 
capacity was 4,650 Kw., and the present output was 2,000 Kw. 
Having regard to the disparity between those two figures, the 
Committee felt that it was not justified in recommending the 
Council to adopt the scale. The recommendations were approved, 


TRAMWAY AND RAILWAY NOTES. 


Australla.— NEW SourH WALES.— The Railway Com- 
missioners report the following statistics of the Government tram- 
ways for the quarter ended March 31st last :—Total income, 
£775,501, compared, with £569,545 for the previous quarter; 
expenditure, £658,616, compared with £472,756. Thetotal number 
of passengers carried increased by 18,069,813 to 84,845,634. 


Bradford.—R&NEWALS.— The Tramways Committee is 
recommending the Council to seek borrowing powers to the fullest 
extent possible for the renewals of the permanent way and rolling 
stock. which are considered to be imperatively necessary. 


Continental, —BELGIUM.—The tramway service is at a 
standstill in the Charleroi basin, and the hauling at the coal mines 
is threatened. Several municipalities are without light, and the 
railway stations and wholesale bakeries are deprived of ourrent.— 
Economic Reriew. 

The report of the oentral section in the Belgian Railway Budget 
gives some interesting notes on the proposed electrification of the 
Belgian State Reilways. 

The scheme is to be carried out in three stages. The first stage 
will embrace the whole of the lines and stations connecting Brussels 
&nd Antwerp; the second, the Luxemburg and branch lines, 
including particularly the Marloie—Angleur- -Kinkempois—Liége— 
Ans line and the quadrilateral Marbehan—Lamorteau —Athus— 
Autelbas ; the third, sections of the different lines radiating from 


Brussels; Brussels (Nord) — Ghent (St. Pierre) and Ghent (Sud), 


Brussels (Nord) —Louvain, Brussels (Nord) — Terveuren, Brussels 
(Midi) — Charleroi, Brussels (Midi) —Braine le Comte and the На] — 
Enghien branch line, the Ouest de Bruxelles Circle. On the 
Brussels — Antwerp line it ie first proposed to run 88 trains a day 
of а carrying capacity of 550, for travellers only ; this will involve 
the electrification of 87:3 km. of main and 15°3 km. of secondary 
line, but when the entire first stage is completed 54 trains will be 
run in each direction at intervals of 20 minutes The whole 
distance will be covered in 82 minutes, at an average speed of 
83 kilometres per hour and at а maximum speed of 90 km. per hour. 
Goods trains will be run at а speed varying from 17 to 46 km. per 
hour, On the Luxemburg line the passenger trains will be run at 
an average speed of 70 km. per hour, and at a maximum one of 
90 km. ; the goods trains at 40 km. and 45 km. respectively. On 
the basis of calculations made for the Brussels—Antwerp line, a 
saving of 26 per cent. in the coal consumption is anticipated.— 
Economic Review. | 

Darlington.— EXTENSION.—At а meeting of the Town 
Council on July 8th it was decided to carry out an extension of the 
tramway system from the Market Place to Feethams and Bank 
Top Railway Station at an estimated cost of £15,000. 


Doncaster.—LoAN.—Borrowing powers аге to be sought 
for 414,070 for the laying of & double track of tramway from 
Cleveland Street to а point opposite the Balby Laundry, plus the 
oost of widening Balby Bridge апа overhead equipment. А 
plan is aleo being prepared for the widening of Carr House Lane 
with а view to an extension of the tramway system along this 
route. 


Halifax.—PARLIAMENTARY BILL.—By the passing of 
the Corporation Bill, powers are conferred upon the municipality 
to widen the tramway gauge to conform with that of neigh- 
bouring towns; permission is given to carry goods on the cars; а 
five years’ extension of time is given for many orders which were 
near lapsing ; and permission to increase the fares to a maximum. 


Kirkcaldy. YEAR’s WorKING.—The total income from 


the tramways for the year ended May 15th, 1920, was £35,635, as 


against £28,060 for the previous period. Working expenses 
amounted to £25,949 (£19,695), leaving a gross balance of £9,686 
(28,365). Тһе net profit after payment of loan charges, &o., was 
£3,720, as against £3,447 for 1918-19. 


Lancaster.—D1scussion on Report.—The Corporation 
held a special meeting, on the 8th inst., to discuss the report of 
the expert (Mr. Fearnley, of Sheffield), and the chairman of the 
Tramway Committee (Councillor Wilkinson) indicated the possi- 
bility of effecting economies to the extent of £300 per annum. 
By. converting a number of double-deckers into single-deck 
cars of the "pay-as-you-enter" type there will be a saving of 


seed 
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£25 p2r week in wages, £90 a year in tickets, £280 in repairs 
and maintenance. Mr. Patterson (the new tramway engineer) 
has instituted other economies which will save £550. By 19 
votes to 7 the report of the expert was adopted in principle, and 
the Castle Station line closed. 


Manchester.—YEAn's WorkING.—The report on the 
past year's working of the tramway department gives the follow- 
ing results; last year's figures are shown in parentheses :— Total 
revenue, £1,586,863 (£1,369,609); total working expenses, 
£ 1,207,231 (£969,391); gross profit, £379,632 (£400,218); bank 
interest, £18,862 (£17,861); loan charges, «xo, £170,658 
(£167.653), leaving a net profit of £227,837 (£250,428), which has 
been distributed as follows: Renewals fund, £80,220; income 
tax, £35,717 ; and contribution in aid of rates, £111,891. The 
number of passengers carried increased by 31,106,711 to 
285,046,914. The average fare paid increased from 1°294 to 1°342d. 
per passenger. 


West Bromwich.—INEQUITAKLE | CoNTRACT.—Àt a 
Council meeting on July 8th, at which the annual report of the 
electricity {undertaking was presented, it was stated that the 
question of supplying power for the tramways was becoming more 
serious, because the tramway company had a contract which 
acted unfairly. It paid ld. per unit, which represented а con- 
siderable loss, while much of the power was supplied outside the 
borough. That meant that the company, with a favourable agree- 
ment, was running its сагв outside the town on energy for which 
it paid the Council less than half the cost of generating it. 
The Committee had endeavoured to get some alteration in the 
terms, but was unable to do so until the termination of the con- 
tract. 


West Ham.— WAGES.—Claiming that their wages com- 
pare unfavourably with the rates being paid in Croydon, Ilford and 
Leyton, the employés of the Tramways Department are asking for 
a minimum rate of £2 78. öd., rising in one year to £2 10s. plus a 
war bonus of £1 148. : 


Wolverhampton.— Y rAn's WonkiNG.— The total income 
of the Corporation tramways for the year ended March 31st last 
was £111,663. Against this was a total of working expenses 
amounting to £89,835, leaving a gross profit of £21,828; there was 
also a gross profit from the motor omnibus service of £376. After 
payment of taxes, loan charges, &c.. the result was a balance of 
£13,330, transferred to the appropriation account. 


Wrexham.—('ompany’s Protest.—At a Council meet- 
ing the chairman and manayer of the Wrexham District Electric 
Tramways entered a protest ayainst the growing competition of 
motor vehicles owned by private individuals, and promised the 
Corporation another £600 a year in respect of additional power 
. taken if such competition were stopped. Sir Leonard Rowland said 
he did not believe in prejudicing the enterprise of small ownera for 
the benefit of a large combination. The matter is to ba further 
considered at a special meeting. 


York.— WORKING LossEs.—It was reported at a recent 
City Council meeting that over £2,000 had been lost on the ‘bus 
service in connection with the Tramways Department. The Council 
was also told that the tramway syatem was not paying its way, 
and some scheme would have to be devised for increasing the 
revenue or diminishing the service. 


TELEGRAPH AND TELEPHONE NOTES. 


Australia. — WIRELESS RESTRICTIONS MopIFIED.—The 
Federal Government has decided to modify, to some extent, the 
restrictions placed on the use of wireless telegraphy during the war. 
Subject to approval of the authorities, licences for the erection of 
wireless plant will be granted to Australian ships, to technical 
schools, and similar institutions, and to persons who desire to make 
use of wireless for instructional purposes and scientific investiga- 
tions. 

TELEPHONE INSTALLATION DELAYS.—It is stated that in Sydney 
alone there are now about 5,000 unsatisfied applications for tele- 
phone installations, The trouble i8 caused by a lack of materiala, 
instruments, exchange equipment and such like, and the depart- 
ment has been expected to meet the ever-growing needs of a 
complex service without a sufficiency of capital. During tke last 
three years the minimum amounts asked for by the P.M.G. totalled 
£ 3,032,000, but he was only allowed £1.697,000, and owing to the 
late dates at which the amounts were made available each year the 
programme of works was so seriously interfered with that it was 
not possible to take advantage of the sums allotted so far as revenue 
items were concerned. These items consequently lapsed, although 
the commitment had to be carried forward until the following 
year, and be provided for out of the reduced sum allotted for that 
year. The last annual report of the department states that the 
delay and intermittent doling out of inadequate sums, apart from 
the systematic cutting down of the bedrock estimates of the depart- 
ment, is mainly responsible for tbe position existing to-day, 
which must be seriously accentuated in the immediate future. 


China.— WIRELESS TELEGRAPHY.—The scheme of link- 
ing up Pekin with the most distant provinces of China by wireless 
ahould now be well in hand, according to latest information. The 
scheme embraces the erection of wireless stations at Urga and 


Kashgar, on the borders of inhospitable Turkestan (Chinese) with a 
third at Kobdo. A fourth station will be at Hami, in Mongolia, 
and it is the intention of the Chinese Government to have the Nami . 
and the Kobdo stations and a fifth one in Sian-fu, Stenzi, Mongolia, 
working before the Urga and Kashgar stations are completed. 


Japan.—TeELErHONE “ Brokers.”—The Kobe corres- 
pondent of the (Chamber of Commerce Journal writes as follows 
under date May 13th :—' Methods of trade here are too advanced. 
In England it is still very largely the rule for a man to trade with 
his own capital. In Japan, never. Every conceivable trade and 
industry is carried on with advances from the bank and every oon- 
ceivable commodity has its broker. For instance, there are in 
Kobe numbers of telephone brokers. There is a great demand for 
telephones in Japan. The supply of them is a Government 
monopoly, and the average time between application and installa- 
tion is 10 years. When anybody gives up his telephone he can 
transfer it to somebody else. This is where the telephone broker 
comes in, and he knows the pulse of the market so well that, 
whereas before the war it was easy to get a telephone for £100, it 
is no uncommon thing to pay £300 now. The telephone is, in- 
deed, an important gauge of business prosperity. When the slump 
came last month telephones dropped sharply, probably in antici- 
pation of many businesses closing up; but the fall has not con. 
tinued, 80 apparently there is confidence in business continuing to 
exist, even dully. The prices which have declined were purely 
artificial, and it is possible that the slump will do a great deal of 
good. It would be a good thing if it only diminished the number 
of brokers and reduced things to something like their real value." 


Photographs by Wireless.— The Daily Aail and the 
Daily Mirror, of London, are contemplating the inauguration of 
а service by which photographs for publication will be transmitted 
by means of wireless telegraphy. Ten years ago Mr. T. Thorne 
Baker sent pictures by means of the telegraph wire from Paris 
and Manchester to London. Recently a Danish engineer announced 
the perfecting of a similar method. 


e 

New Zealand. — LONG-DISTANCE TELEPHONE. — The 
Engineer-in-Chief to the Telegraph Department i8 coming to London 
shortly, and part of his business will be to make final arrange- 
ments for the purchase of a submarine cable and apparatus to 
connect the North and South Islands by telephone. The cable will 
weigh some 15 tons per nautical mile, and the cost will not be leas 
than & 1,000 per mile. Ав the distance is about 60 miles, the total 
capital cost, including the apparatus and the cost of laying the 
cable, will easily absorb £100,000. 


Telephone Rates.-—INcREASED CostTs.—(iving evidence 
before the House of Commons Committee on Telephone Charges, on 
July 7th, the Assistant Engineer-in-Chief to the Post Office said 
that the cost of labour and material for the construction of under- 
ground lines had gone up 236 per cent. The over-all increase for 
plant installed had gone up 204 per cent. The figure representing 
the cost of administration and operating expenses had gone up 
from €1,500,000 in 1913-14 to £4,710,000 in 1920-21. The increase 
was due partly to the normal developmenta of the system and 
partly to the increased wages. The costs kept pretty well level as 
the system iucreased. There was a research school, and a small 
number of awards had been given for inventions by minor members 
of the staff. Plant was coming in very slowly. It was the policy 
to continue underground cabling wherever possible. It was more 
economical. Daily Telegraph, 


Wireless Telephony.— It is proposed to establish wireless 
telephonic communication between Newfoundland and England 
with the object of keeping the delegates to the Empire Presa 
Conference, which is to be held at Ottawa in August, in touch 
with this country during their voyage across the Atlantico. One 
Btation is to be established in Cornwall, another at St. Johns, and 
a third on board the вв, Victorian, on which the delegates will 
sail. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
the issue of the ELEOTRIOAL REVIEW, in which the “ Official 
Notice” appeared, 


OPEN, — 


Australla.— SVDNEVY.— August 4th. N. S. W. Government 
Railways and Tramways. Two 1,000-Kw. sub-station units. Chief 
Electrical Engineer, 61, Hunter Street, Sydney. 


BRISBANE. Avyast 28th. City Electric Light Co. High- 
tension switchgear. Secretary. Boundary Street. Brisbane. 
MELBOURNF.—P.M.G.'s Department. August l;th. G.I. and 


steel stranded wire for all States (schedule 1.620). 

August 21th. Copper jointing sleeves for all States (schedule 
1.632). 

August 31st. Porous cella and outer jara for all States (schedule 
1.627); bronze wire for various States (schedule 1.629); covered 
and braided wire for all States (schedule 1.633). 


Atherton.— July 20th. Urban District Council. 150 
yds. 022, L. T., concentric, paper- insulated, lead - covered and steel - 
armoured cable. (July th.) i 
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Belglum.— August 7th. Belgian Post and Telegraph 
authorities at La Salle Madeleine, Brussels. Supply of a large 
8 of miscellaneous telegraph material, inoluding 5.400 metres 
of cable 


Blackpool.—August 27th. Corporation: Two water-tube 
boilers. superheaters, economisers. stokers. &c.; two induced draught 
plants; coal conveying, &o. plant. (See this issue. ) 

Brentford.—July 27th. Board of Guardians. Electric 
lighting installations in the offices, infirmary, &c. (July 2nd.) 

Egypt.— August 15th. Electric lift in the Kasr-el-Aini 
Hospital, Cairo. A copy of the specification. in the French 
language. can be inspeoted at the Department of Overseas Trade 
in London (Mr. Sykes. Room 50 ; Victoria 9040. Ext. No. 2). | 

Grantown-on-Spey.—J uly 81st. -Electric light work · in 
connection with housing scheme. Specifications from Mr. H. J. 
Frazar. Burgh Surveyor. 25. High Street. Grantown-on-Spay. 

Grimsby.— August 12th. Electricity Department. Two 
water-tube boilers, éoonomisers, fittings, fans, chimneys, &c. ; one 
3,000-KW. high-pressure turbo-alternator and condensing plant. 
(Jaly 2nd.) 

Manchester. — August ath. 
Water pipes and valves, &c.. for 3tuart Street. 


Nuneaton.—July 31st. Electricity Department. One 
500-KW. rotary converter transformer and accessories. (July 2nd.) 


Portsmouth.—July 20th. Tramways Committee. 1,000 
tons steel girder tram rails; 20 tons steel fish plates ; 5 tons fish 
bolts ; 30 tons wrought-iron tie bars. (July 2nd.) 


Spaig.— The Spanish Post aud Telegraph authorities in 
Madrid have just invited tenders for the supply of 47 tons of 
bronze wire. 34 m/m diameter. required for use in connection with 
the Bilbao. Gibraltar and Madrid telephone lines. 


Warrington. August 10th. Electricity and Tramways 
Committee. Coal elevator and conveyor. (July 9th.) 


Electricity Committee. 
(See this issue.) 


CLOSED. 
Belgium.— The municipal authorities of Slins recently 


invited tenders for the concession for the electric lighting of the 
little town. but not а single offer was received. 


Bedford. — Education Committee. Accepted: 
Electric-light installation at Queen's Park Schools, with Kaleeco”’ wiring 
system.—Messrs. Gollings & Ayres. 


Bradford. Electricity Committee: 


Auxiliary piping for boile rs. Ste warts & Lloyds, Ltd. 

chrome steel axles, £516,—Cainmell, Laird & Co., Ltd. 

200 steel tires for tramcar wheels. £1,666.—J. Brown & Co., Ltd. 

6 tons c.i. brake shoes, £162.—Nasional Rail & Tramway Appliances Co., 


Ltd. 
Two electric lifts,—Waygood-Otis, Ltd. 
Liverpool.—Corporation. Accepted :— 


Babcock & Wilcox, Ltd —Three water-tube boilers and accessories. 
E. Green & Вор, Ltd.—Three economisers and accessories. 
Malvera.— Urban District Council :— 

Electrical Apparatus Co.— Meters for a year. 


Northampton.—Town Council :— 
Four tramcars.— Dick, Kerr & Co., Ltd., £3,407 each. 


Runcorn.— Urban District Council :— 


Installation of street lighting by electricity, with standards and running 
stay wires.—Mersey Fewer Co.,, Ltd., 4 205. 


Stretford.— Urban District Council. Accepted :— 


Callender's Cable & Construction Co., Ltd.—Laying feeder cable between 
the power station and No. 2 sub station.—Met.-Vickers Electrical Co., 
Ltd. Air cooler for the new turbine set, at 21, 645. 


GUIDE е ет т т т PES 


FORTHCOMING. BVENT. 


Batil: Wallahs’ Luncheen.— Monday, J "n 19th, 


At the Holborn Restaurant, 
Ip. m. Grousers gathering. | 


МОТЕЗ. 


Appointments Vacant.—Northampton Ínstitute wants 
an assistant lecturer and demonstrator in the Electrical Engineering 
and Applied Physics Department, at £225 to £315 ; the Newcastle- 
upon-Tyne Electric Supply Co. is iaviting applications for the 
position of depaty charge engineer at Carville power station, at £354 
per annum. "The Mersey Docks and Harbour Board invites applica- 
tions for the position of principal assistant to the engineer - in - chief. 
He must be a fully qualified civil engineer, w ith a good knowledge of 
mechanical and electrical engineering. Glamorgan Education 
Committee is inviting applications fortwo appointments as travelling 
lecturers in mechanical and electrical engineering, at £250, rising 
to £450. 

Two assistant charge engineers, for Bristol Electricity Department ; ; 
electrical engineer as assistant to chief engineer of the Madras 


Electric Supply Corporation; overhead insan for sparen o 
Trent; constructional draughtaman for the Don r ‘Electrigity 
Department (£350); cable jointer for Perth Electricity Works. 
See our advertisement pages to-day. 


Service Notes.—A Royal Warrant has just been issued 
authorising the formation, pay, &c.; of the Corps of Signals, ‘which 
is to be formed out of existing signalling companies of the’ Royal 
Engineers. It is officially intimated' that the Administrative 
services of the Army, including Corps of Signals and Telegraph 
Supplies; are to be actively employed in peace timé, so as-to'be 
always ready for active service if required. It is also intimated, 
amongst. other things, that field officers of the Royal Engineers whó 


. have held permanent, regular. or temporary commissions in- the 


Army, Special Reserve, or Territorial Force during the War, will be 
eligible for engineer pay in the Territorial Army. Officers 
appointed to the. Territorial Force since September, 1919, outside 
the above category, will be eligible for engineer pay if qualified as 
A. M. I. C. E., A. M. I. M. E., or A. M. I. E. E., or equivalent professional 
qualifications. Lieut. Н. 8. Craig, London Electrical Engineers 
has resigned his commission, and retains his rank. Lieut. J. R 
Lang-Hyde, from the Tyne Electrical Engineera, has been appointed 
i1 the same rank to the Territorial Reserve of Officers. : 


‘A Gearless Lighting and Starting Set.—The Bowman- 
Ashden “ fly-wheel dynamotor and magnetic olutch brake is Ф 
new device which forms a gearless starting motor and ае 
dynamo, and at the same time acts as а "clutoh brake" to 
facilitate gear changing. According to the Practical Engineer, a 
" Gramme ` ring armature, combined with the outer member of the 
clutch, surrounds and overhangs a four-pole stationary field magnet 
aystem. The free clutch member can thus be set spinning with 
the gear in neutral and the clutch out, and the engine started up 
gently by letting the clutch in. Normally, the arrangement gives 
current as a lighting dynamo, and when the clutch is taken out 
with the car in motion, the torque between fléld and armature 
tends to slow down the spinning clutch member. A slightly more 
complicated double clutch system is also referred сее 
Reriew, 


Board of Education. —The removal of the main offices 
of the Board of Education from the Victoria and Albert Museum to 
the premises formerly occapied by the Board in King Charles 
Street, Whitehall, commenced on July 12th, and will, it is hoped, 
be completed by the end of the month. On and after July 26th, 
the official address of the Board will be Whitehall, London, S.W. 1. 
Telephone number, Victoria 9800 ; telegraphic address, Aristides 
Parl, London. 


Power from the Air.—A Hamburg scientist. named 
Plouson, says the Daily Express, proposes to obtain a cheap supply 
of energy from the air by sending up metal balloons to oollect 
electricity ; he hopes to supply all Germany with electric power. 
No doubt he will use extra-high (pressure) overhead mains Юю enable 
the electricity to step down. 


Hydro-Electric Power in Tasmanla.— In our issue , dated 
November 215% last there appeared a paragraph under the 
above heading, which in due course came to the notice of the 
chief engineer and general manager of the Tasmanian Hydro- 
electric Department, who has informed us that the informa- 
tion eupplied was incorrect, and asks that it be correeted. - 

The actual position is as follows: A contract was entered 
into some years ано between the Hydro-electric Department 
of Tasmania and the Electrolytic Zinc Co. Up to 30,000 н.р. 
was to be supplied for the purpose of manufacturing elec- 
trolytic zinc from calcines imported all the way from Broken 
Hill, in New South Wales, via Port Pirie in South Australia, 
and the terms of that contract were subsequently modified, 
the present arrangements being as set out in the paragraph 
of the ELECTRICAL. REVIEW referred to above. This contract 
was for a period of 20 years, with an option of renewal for 
another 90 years. 

Long after this original contract was entered into, negotia- 
tions between the Government and the Mount d and 
Rosebery Mines, Ltd., came to a head, but after reaching 
a more or less definite stage the negotiations were suspended 
at the request of the company, in order to enable it to 
consider thoroughly the question of the comparative econo- 
mics of establishing its treatment works either on the West 
Coast of Tasmania, at the deep-water port of Hobart, or 
not to establish them at all, but to have its ores treated at 
the existing Electrolytic Zine’ Co.'s works. 

Throughout the whole of these negotiations the Government 
has never once asked a price approaching £4 10s. per H. p. 

r annum, and to state that the policy of the Government 
is directed to building up the Risdon works at the expense 
of another proposed works 18 erroneous. 

A tentative contract hag been arranged with the Mount 
Read & Rosebery Co. for the supply of 15,000 н.р. (as com- 
pared with 30,000 at Risdon) for a ‘period of 15 vears (as 
compared with 20 years at Risdon) at a price of £2 5s. per 
H.P. (as compared with £2 rising to £2 10s. under certain 
conditions at Risdon), to treat ores mined close to the works 
on the West Coast (as compared with treating concentrates 
which have been railed from Broken Hill to Port Pirie, in- 
cluding a change of gauge, roasted at Port Pirie, loaded into 
steamer, and transported to Hobart as with the Risdon Co ; 
in addition to this the costs of hydro-electric machinery have 
increased from 40 to 50 per cent. between the: dates when 
these two contracts were entered into. 
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Electricity im Gold and Silver Minlag.— Under this 
heeding the Journal of Electricity gives an interesting account 
of the working of some Nevada mines. The data given are 
not confined to mining alone, but the larger power-consuming 
operations of milling are also dealt with. 

The following table shows the actual power consumption 
of a typical property in Nevada, that of the Goldfield Con- 
eolidated Mines Co., at Goldfield. Ihese figures represent 
practice a& Goldfield for the years 1915-10-17, and correspond 
to & production of 1,000 tons of dry ore per day. Mining was 
carried on through vertical shafts with an average depth of 
600 ft., with a moderate amount of water to be pumped, and 
the mill was the usual stamp mill with cyanide treatment. 

The volume of production does not aflect the power con- 
sumption per ton provided the plant and equipment are of 
proportionate size. For instance, at the Nevada-l’ackard mine, 
at Packard, Nevada, where the production is only 100 tona 
per day, the power consumption for all purposes has averaged 
only 30.9 Kw.-hours per ton for three years, measured on 
the low-tension side of the transformers. ‘This figure covers 
both milling and mining, but the only power used in mining 
in this case ів that for compressed air, about 4.5 Kw-hours 
per ton, since the mine is worked through a tunnel under 
the ore bodies and above the mill. At Aurora, Nevada, the 
power consumption for all purposes in the summer of 1916 
was 43.4 KW.-hours per ton, of which the mill alone was 
responsible for 36.07 Kw.-hours. Production at Aurora was 
600 tons per day. Mining was done through a tunnel as at 
Packard, and hence the only power for mining was for com- 
pressed air, 5.1 Kw.-hours per ton, and for the electric trolley 
railway in the tunnel, 0.93 xw.-hour per ton. The greater 
power consumption at Aurora in milling is accounted for 
by the fact that the ore was entirely of hard quartz, and 
came from the mine wet and sticky so that it would clog 
‘up in the crusher and conveyors. 


Motor Maximum All дау xw.-hr. 
capacity. load. 


Mines: F 
Light equivalent... .. .. — 15 10 2 
Compressed air es eee o. 400 420 09060 5.3 
Pumps с. Russ lean 20 93 20 
Hoists else ce ce o 750 1000 88 .1.8 
Miscellaneous power  ... .. 100 30 7 P. 

Total Mines 1530 — 458 9.5 
Mill: 
Crusher (gyratory) e. 4 150 50 10 .26 
Conveyors to battery ... ... 60 40. 12 .29 
Stamp battery ... .. ... .. 250 240 212 4.296 
Tube mills es se ce o. 400 480 448 9.20 
Chilean mills .. .. .. .. X0 300 190 3.86 
Concentrate tables ед. DO 34 31 .63 
Air compressors (for agitation 
chiefly) i ie .. 20 250 240 49 
Pumps ue ae, Cave ш... #80 205 1566 33 
Miscellaneous power. .. 270 100 50 12 
Light and heat... ... .. .. — 80 40 ‚8 
Total Mill 1980 — 1389 28.70 
General Depts., light, heat, and power 1.4 
Losses in line and transformers and in regulation 9.4 
Grand total ... ... ... ... .. 48.0 


Fire at Glasgow Technical College.—According to the 
Times, 414,000 damage was done at the Royal Technical College, 
Glasgow, on Saturday, by a fire in the chemical store. 


The Cost of Printing and Sclentific Proceedings.— 
Owing to the increased cost of printing, the Berlin Academy of 
Sciences is no longer able to publish its works.— Times. 


INSTITUTION NOTES. 


Diesel Engine Users’ Association.—The Association at the 
June meeting discussed the proposed Research Association for 
Liquid Fuels. Mr. Napier Prentice, who is chairman of the 
Provisional Committee of the Research Association for Liquid 
Fuels, read a report which had been prepared by Mr. Percy Still, 
who is acting as hon. secretary of the Provisional Committee. This 
referred to the difficulties which had been experienced, and partly 
overcome during the war, in connection with the use of tar oil 
fuel in Diesel engines, and to the importance of obaining further 
information by systematic research with a view to the possibility 
of the more extended use of home-produced fuel in Diesel and 
semi-Diesel engines. It explained the steps which had been taken 
to obtain Government support for a suitable research association 
under the Government scheme of scientific and industrial research. 
It was also announced that the Committee's application for the 
loan from the Admiralty of certain Diesel and semi-Diesel types of 
engines to be used for the purpose of testing various classes of fuel 
oils had received favourable consideration. 

Мв. A. ABBOTT, of the Department of Scientific and Industrial 
Research, addressed the meeting on the subject, and added that the 
Director of Fuel Research was of opinion that research work on 


the use of liquid fuels would be of great value, and would not lead 
to any overlapping of effort. 

In the discussion that followed, Da. W. В. ORMANDY said that 
if the extended use of the internal-combustion engine was to be 
enoouraged, it was desirable that such engines should be capable 
of running on the widest possible range of fuels, on oils that might 
be derived from any part of the world. It was also eminently 
desirable for national reasons that increasing quantities of 
creosote should be made available in this country as fuel for 
internal-combustion engines. 

Mr. GEOFFREY PORTER referred to several problems which 
members of the Association had endeavoured to elucidate, in 
which research work would have been of the greatest service. 

Mr. G. W. F. Horner, Captain N. E. Drury, Mr. H. A. D. Aclend, 
and Mr. A. J. Wilson, also discussed various points raised in Mr. 
Abbott's address, and Mr. Abbott replied. 

Institution of Civil Engineers.—On Tuesday, last week, the 
annual Conversazione of the Institution was held at the Institu- 
tion, Westminster. A large number of members and guests were 
rec-ived by Sir John P. Griffith, president, and Miss Griffith, in the 
Great Hall. The decoration of the ceiling of the Hall has recently 
been completed, being a gift from the president to commemorate the 
part taken by the Institution in the Great War. The work was 
designed and executed by Mr. Charles Sims, R.A. The principal 
subject of the large painting in the centre of the ceiling is a flying 
figure of Renown, a mourning veil of purple about her. She 
holds out a wreath of bays with a gesture of crowning ; on her 
left shoulder is the flag-pole of a Union Jack, which half drapes 
her and spreads over the sky, across which an aeroplane floats. 
Officers in the uniforms of the several services appear along the 
north side of the panel. The other edges show engineering con- 
structions. The picture appears to be lighted from the windows 
of the hall, the best view being from that side ; but there is a base 
contrived for each point of view. The various rooms of the 
Institution building, which were tastefully decorated, were thrown 
open to the guests, and refreahments were served on several floors. 
During the evening a string band of H.M. Royal Engineers, under 
the direction of Lieut. Neville Flux, F.R.A.M., and the Blue 
Imperial Band, conducted by Mr. A. H. Pitman, rendered musical 
selections, while the programme of the Ensemble Glee Singers was 
much appreciated. The museum oontained a collection of 
specimens and photographs illustrating the deterioration of 
structures exposed to sea action, and an exhibition of engin- 
eing models and scientifico ap us was arranged on 
the ground floor. Out of the 71 exhibits displayed, some half-a- 
dozen were of electrical interest. These included a lighting 
dynamo for commercial vehicles shown by Mr. T. Blackwood 


Murray, D. So., and telephonic repeater apparatus making use of 


wireless valves by Messrs. R. M. Chamney, B.Sc., and C. Robinson, 
B.A. Mr. F. С, Lea, D.Sc., exhibited extensometers for testing 
concrete and metals at high temperatures, together with a small 
furnace for Brinell testing at high temperatures. The furnace was 
made to determine the effect of temperature on the hardness of 
alloys. Nichrome wire is wound round a steel tube, the wire being 
insulated from the tube by strips of uralite laid parallel to the axis. 
The whole is embedded in asbestos fluff and encased in another 
tube. Two holes allow of the insertion of thermo-couples. Atthe 
end of the furnace is a fixed block on which the specimen rests 
inside the furnace. A plunger, to which is attached a 10-mm. ball, 
entersthe other end of the furnace, and the load is applied to this 
plunger. After the specimen is inserted, the whole is brought to 
а steady temperature while resting on the table of any suitable 
type of machine ; the load is then applied. The Brinell number is 
measured in the ordinary way by determining the diameter of the 
impression when the specimen is cold. Corrections of this 
diameter for temperature can be applied if necessary. The Brine!l 
number found in thia way is a very useful indication of the suita- 
bility of alloys to withstand certain temperatures. By favour of 
Capt. Н. Riall Sankey, C.B., C.B.E., Marconi's Wireless Telegraph 
Co., in addition to historical apperatus, exhibited and demonstrated 
а marine type direction finder with an aerial, a receiving set with 
а 3-ft. frame aerial, and an automatic calling up device. This 
consists of a galvanometer so adjusted as to respond toa definite 
wireless signal. When, for instance, an S.O.S. signal is intercepted, 
the galvo needle commences to swing, its oscillations increasing 
until contact is made between the point of the needle and & pieoe of 
carbon. This completes a circuit which energises a relay, which 
in turn rings a bell. 

Association of Consulting Engineers (Inc.).— The report of the 
committee for the year ended April 30th, 1920, states that owing 
to ап increasing tendency to carry out works either by direct labour 
or on & prime cost and agreed profit basis, a sub committee of the 
Association is engaged in drawing up & model set of conditions for 
use in the latter case. Negotiations are also in progress with the 
Federation of Civil Engineering Contractors with a view to arriving 
at an agreement with regard to an " over-riding " clause which the 
Federation desires shall be inserted in all public works contracts 
of & purely civil engineering nature. 

The Association has also accepted the invitation of the Council 
of the Institution of Electrical Engineers to nominate a member on 
a committee to consider the revision of the Institution's model 
general oonditions of contract for electrical work, and has appointed 
as its representative its hon. secretary, Mr. A. Н. Dykes. 

During the year the Association has been asked by the Beitish 
Engineering Standards Committee to appoint representatives on 
each of its various sub-committees. In addition to the representa- 
tives set out in the last interim report, nine members have been 
appointed to represent the Association. 

A sub-committee has been sitting during the year to consider 
clauses proposed by the British Electrical and Allied Manufacturers’ 
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Association for insertion in contracts for steam turbines. The 
sub-committee, after securing the views of all members of the 
Association interested in the matter, prepared a report which was 
forwarded to the British Electrical and Allied Manufacturers’ 
Association in February last, and is now being considered by its 
committee. | ' | 

The Foreign Office and Board of Trade suggest that in all cases 
where members are visiting foreign countries and various parts of 
the Empire, they should furnish early notioe of any such visits to 
the Department of Overseas Trade, 4, Queen Anne's Gate Buildings, 
sO that the Department may notify His Majesty's Diplomatic, 
Consular and other officers abroad concerned, in order that they 
may have an opportunity of rendering assistanoe and of discussing 
matters connected with British trade of very great interest to them. 

The passsge through Parliament of the Electricity (Supply) Bill 
has naturally been followed with the closest attention by the 
electrical—indeed, by all—members of the Association, and it is 
hoped that it will inaugurate great developments in the engineering 
industry of the United Kingdom. The Association records with 
satisfaction that the Chief Electricity Commissioner appointed 
under the Aot is Sir John Snell, who was a valued member of the 
Association. | | 

The accounts for the year 1919-20 show a balance to the good of 
£25. . 


OUR PHRSONAL COLUMN. 


the Editors invite electrical engineers, whether connected. with the 
technical or the commercial side of the profession and indust: y, 
also electrio tramway and railway officials, to keep readers of the 
ELBOTBICAL REVIEW posted as to their movements, 


' 


The Torquay Town Council has increased the salary of the 
electrical engineer, Mr. Woops, from 4500 to £600 per annum 
as from mid-summer, and by further annual increments of £50. 

Doncaster T. C. has appointed Mr. J. H. BRAMLEY, of Lincoln, 
as draughtsman at the electricity works at a salary of £325 a 


year. 

Mr. Т. G. RicHARDSON, manager of the Colne Corporation 
Light Railways, has been appointed general manager of the 
West Hartlepool Corporation tramway and omnibus under- 
taking. He hag been engaged in tramway work for 20 years, 
the first 13 being spent with the Bradford city tramways, and 
tbe remaining period as general manager and engineer to the 
Colne Corporation Light Railways. 

Mr. T. H. U. ALDRIDGE, engineer-in-chief and manager of 
the Shanghai electricity department, was to leave Shanghai in 
May on a visit to the United States and England. 

Manchester Electricity Committee recently recommended 
the Council to enter into an agreement with Mr. 8. L. 
PACE, С.В.Е., M. Sc. Tech., in connection with the new 
Barten Power Station, and any future power station 
that the Corporation may be required to erect -during 
his tenure of office, whereby he shall receive, in addition to 
his present salary, a remuneration at the rate of one per cent. 
on the contract amounts of the steam and electrical plant and 
machinery to be installed, the items on which such remunera- 
tion 18 payable to be scheduled to the agreement, and that 
this arrangement be conditional upon Mr. Pearce agreeing to 
remain in the eervice of the Manchester Corporation at his 
present salary (£2,000 per annum) until reaching the age of 
retirement under the proposals of the superannuation scheme. 

When the matter came before the Council on Wednesday last 
week eome discussion arose as a result of which the chairman 
of the Committee consented to take the recommendation back 
with & view to seeing whether an arrangement could be come 
to with Mr. Pearce on a salary basis. The chairman, Alder- 
man Dagnall, said that Mr. Pearce was one of the finest elec- 
trical engineers in the country, and they did not want to lose 
his very valuable services. The commission would amount to 
£7,000 or £8,000 dung the next ten or twelve years. The 
grounds upon which the recommendation was opposed were 
that the principle of paying a percentage to a full-time ealaried 
official was wrong, and that if the salary was insufficient 
the right thing to do was to come forward with a plain 
proposal to increase it. After further consideration of the 
matter between the chairman and Mr. Pearce it will come 
before the Council again. 

Mr. W. С. Pickvance, chief electrical engineer to Wrexham 
Corporation, recently tendered his resignation in consequence 
of continued ill-health. The Council at a specially-called meet- 
ing decided to accept the resignation, and expressed regret 
at Mr. Pickvance’s indisposition, and recorded its high appre- 
ciation of hia services during the past 13 years, and its sincere 

. wishes for his complete recovery and future welfare. During 
the war, when shells were urgently required, he took this 
matter up with great energy and success. Pending the ap- 
pointment of & successor the position of electrical engineer 
wil be filled by Mr. Pickvance's former assistant, Mr. S. 
Thornton, of Thornton & Evans, electricians, Wrexham. 

Mr. T. L. В. Cooper (formerly managing director of Messrs. 
Submersible Motors, Ltd., Southall), who for the last few 
years has been acting as advisory electrical engineer to Messrs. 
Arthur Lyon & Wrench, whose business changes are referred 
to in our Business Notices to-day, has removed from 
Victoria Street to 11, Tothill Street, Westminster, where he 


is dealing with his patents and carrying on advisory businees 
for other firme. | 

. Mr. J. V. Sparrow, who for the past 15 years has been 
representative for the General Electric Co., Ltd., at Cardiff 


. and Swansea, has now resigned to take up an appointment 


with Messrs. Cooper & King, Ltd., of Cardiff. 
. Advances in salaries granted by the Worcester City Council 
are detailed in & note on p. 79. EL P gl 


Obituary.— MR. C. Biizzarp.—The death is announced from 
Philadelphia, at the age of 56 years, of Mr. Charles Blizzard, 
the third vice-president of the Electric Storage Battery Co., of 
that city, and an active meinber of the old American Electric 
Vehicle Association and the American Associated Manufacturers 
of Electrical Supplies. | 

SIR CHARLES PETRIE.—We regret to record that Sir Charles 
Petrie, Bart., D.L., passed away on July 8th at his residence 
at Liverpool at the age of 67 years. 


NEW COMPANIES REGISTERED, 


W. Brearley (Rochdale), Ltd. (168,892).—Private com- 
pany. Registered July 8th. Capital, £2,500 in £1 shares. To carry on the 
business of makers of and dealers in metallic packings, boilers, steam pipes, 
valve steam supports and supporting mechanism, valve stems, and similar 
moving rods, marine and other engines, motor cars, dynamos, &c., and to 
acquire the business carried on by W. Brearley at Toad Lane, Rochdale. The 
subscribers (each with one share) are: E. Freer, 45, Whitworth Roed, Roch- 
dale, newsagent; A. Fallon, 74, Oldham Road, Rochdale, baker; J. E. 
Jenkins, 14, Baildon Road, Rochdale, secretary. The first directors are not 
named. Secretary: J. E. Jenkins. Registered office: 52, Toad Lane, Roch- 
dale, Lancs. 


Weldrics, Ltd. (168,838).—Private company. Registered 
July 6th. Capital, £3,000 in £1 shares. To adopt an agreement with W. H. 
Boorne, The Rose Street Foundry & Engineering Co., Ltd., F. A. Bullivant, 
P. J. Bullivant, B. S. Bullivant, and A. W. Bullivant, and to on the 
business of mechanical and electrical engineers, metal workers, 
steel converters, &c. The first directors аге: А. W. Bullivant, 72, Mark 
Lane, E.C.; S. Н. Gordon, 2, Rose Street, Inverness; W. Н. Boorne, Bush 
Lane House, Cannon Street, E.C. Registered office: Bush Lane House, Bush 
Lane, Cannon Street, E.C. 4. 


Hay, Maryon & Co., Ltd. (168,803).—Private company. 
Registered July 5th. Capital, £10,000 in £1 shares. To carry on the business 
of electrical, mechanical, mining. civil, agricultural, motor, and general 
engineers, general engincers' sundriesmen, &c. The first directors are: M. 
Hay, A.M.l.Mech.E., Pyríord Green House, Pyrford Green, near Woking. 
J. F. Maryon, Hill View, Cromer Road, Sheringham; L. C. Lane, Barnmead 
Road, Beckenham. Qualification: £100. Registered office: 14, Bride Lane, 
Ludgate Circus, E.C. 4. 


Daysohms, Ltd. (168,786) Private company. Regis- 
tered July 3rd. Capital, £25,000 in £1 shares (10,000 non-cumulative partici- 
pating preferred). To acquire and turn to account certain patents for inven- 
tions relating to electro-magnetic clutches and electric current regulating 
transformers, together with the trademark '' Daysohms, used in connection 
therewith. The first directors are: Sir Philip Dawson, M. I. C. E., &c., May- 
bourne, Laurie Park, S. E.; W. B. Esson, M. I. C. E., &c., 46, Parkside, Ken- 
sington, W.; W. L. Davies, M. I. E. E., 112, Kenilworth Road, Wimbledon 
Park, S. W.; A. Soames, 22, Westminster Mansions, S. W.; . A. Hunter, 
Charlton Lodge, Thornton Heath; J. Caldwell. M. I. C. E., &c., Nanfans Grange. 
Great Missenden, Bucks. Secretary: J. Lomax. Solicitor: B. H. Wilkinson, 
108a, Cannon Street, E. C. Registered office: 14-16, Cockspur Street, S. W. 1. 


Mitchells Electrical & Wireless, Ltd. (168,754) .— Private 
company. Registered July 2nd. Capital, 25,000 in £1 shares. To take over 
the retail and electrical contracting branch of the business of F. L. Mitchell 
and Co., Ltd., carried on at 182 and 188, Rye Lane, Peckham, S.E. The 
first directors are: F. L. Mitchell, 231, Peckham Rye, S.E.; A. W. Knight, 
26, Stanburry Road, Peckham, S.E. Registered office: 188, Rye Lane. 
Peckham, S.E. 

Ellison Bros., Ltd.—Registered July 6th, to carry on the 
business of electrical and mechanical engineers. Nominal ap £6,000 in 
6,000 £1 shares. Directors: А. Ellison, Wild Grove House, ornbury, Brad- 
ford; Р. Ellison, Wild Grove House, Thornbury, Bradford. Napier Works, 


.1,220, Leeds Road, Bradford. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


B. M. Starter Co., Ltd.—Land registry charge on M, 
Ainger Road, N.W., dated June 25th, 1920, to secure . Holder: T. B. 
Stephens, 234-240, High Street, Stoke Newington. 


Electromotors, Ltd. (60,826).—Capital, £100,000 in 21 
shares. Return dated June 4th, 1990. ‚740 shares taken up. £84,740 paid. 
Mortgages and charges, nil. | ; 


1 


CITY NOTES. 


In their report for 1919 the directora 


Great Northern say that it proved impossible during the 
Telegraph Co., year to repair all the company's European 
td., of cables that were interrupted during the 
Denmark. war. ''The large number of mines which 


have beep scattered broadcast in the seas 
by the belligerents, and which are swept up none too quickly. 
prevent the repair of one of the Anglo-Danish and one of 
the Franco-Danish cables. In addition, the cable between 
Libau and Petrograd remains interrupted. АП the breaks 
in the cables mentioned above that occurred outside the 
minefields have, however, been repaired, and thus the neces- 
eary preparatory steps for their final restoration in the ehortest 
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possible time have been taken." The second of the com- 
pany's two cables between trance and Denmark was put 
into working order last November, and the direct telegraphic 
service between the two countries was thereby re-establisned 
after having been interrupted lor 27 months. During the 
whole of 1919 the companys ottices at Vladivostock and 
Irkujsk have kept up the telegraphic communication between 
Siberia and foreign countries, via Japan and China respec- 
tively, but the internal strife in Russia and the wars between 
Russia and other countries have prevented the Vladivostock 
and Kiachta routes from participating in the transinission of 
the very heavy traffic between Europe and the Far East, the 
whole burden ої which has, consequently, tor a time been 
thrown upon the Eastern Co.’s route via India. The connec- 
tions linking up Russia with Western Europe still remain 
broken. Ihe trend of events seems, however, to indicate 
that the wall which so long has isolated Hussia from the 
commonwealth of nations is about to be pierced. [п that 
event the company is prepared to resume operations in Petro- 
grad, and the moment is, perhaps, near when the Vladi- 
vostock and hiachta routes will again be able to transmit 
their share of the traffic between Europe and the Far East. 
-T'he untrammelled intercourse between nations, which followed 
after the armistice of November, 1918, and the Treaty of 
Pedce of June, 1919, has given rise to an enormously increased 
telegraphic correspondence all over the world. Most of the 
lines have been, and still are, blocked with telegrams. ‘The 
financia] results of the year prove that the company’s cables 
also have had an unusually large trafic to transmit. In the 
Far East the local trattic has been subject to some delay, 
and both there and in Europe the strengthening of the exist- 
ing routes by new cables has become an absolute necessity. 
The company has in different directions had to face quite a 
hew ordér of'things, and negotiations have been entered into 
with several Governments, especial with Finland and the 
New Baltic States. The new cable steamer which is to 
replace the H. C. Orsted in European waters, will be built 
at the Royal Naval Dockyard at Copenhagen. The cable 
depot at Tuborg has been removed to the new depot 
at the Free. Port of Copenhagen. According to exist- 
ing agreements, rates have been reduced for the local 
trafic in the Far East, as well as for the traffic between 
Europe and America, on the one side, and the Far East on 
the other. A loan of 4,000,000 Danish crowns has been granted 
to the Finnish Government for the purpose of developing the 
telegraph and telephone system of Finland. In order to 
meet the increasing working expenses many telegraph ad- 
ministrations have raised the rates for internal telegrams; 
the international rates, however, remain as yet unaltered, 
although it would seem to be necessary to raise them also, 
at all events so far as the European regime is concerned. 
The company's nearest future, both in its financial and other 
aspects, will be strongly affected by the consequences of the 
war. One of these is the continued interruption of the com- 
pany's:main route, viz., that between Europe and the Far 
East through the old Russian Empire. The very considerable 
loss of traffic caused by this interruption has hitherto been 
counter-balanced by certain revenues; but in the current year 
such compensation can be reckoned upon to a limited extent 
only. As already mentioned, it is to be hoped that the com- 
pany's transit route through Russia may be re-established, 
but, àt all events, until this hope materialises, the receipts 
wil show a considerable decrease. In view of the fact that 
expenses are increasing and receipts decreasing, the directors 
recommend the distribution of a dividend of 99 per cent. 
only, notwithstanding the satisfactory result of the year's 
working. It will thus be possible to increase the amount 
carried over to the year 1920—which probably will prove a 
meagre one. The receipts of 1919 are about £520,170 higher 
than those of 1918, but the expenses have increased by 
£448,369. Of the net receipts £61,111 is put to reserve and 
renewal fund, and £55,556 to renewal fund for cable steamers. 
Even with this addition the latter fund is insufficient to meet 
the cost of. the two new boats which are necessary. The 
contribution to-the pension fund of the staff has been fixed 
at £41,667, as against £13,889 last vear. The balance carried 
forward is £96,252 higher than last year. 

| i Mr. Hugo Hirst presided over the an- 

General 


nual meeting on Tuesday last at Win- 
Electric chester. House, E.C. In proposing the 
Co., Ltd. adoption of the report, he said that the 


company was originally a private business, 
and private interests controlled for many years, right up to 
the beginning of the war, the destinies of the company. Under 
&uch conditions it was only natural that the expansion of the 
business was limited by the ambition, tastes, and qualifica- 
tions of а number of prominent shareholders, who, with a 
regard for the safety of their possessions, were extremely 
careful. To some extent the company to-day benefited from 
that. conservatism. The system of generous reserves and de- 
preciations which had at all times been practised, and the 
modest dividends that had been declared during the first 
decade of its existence as a company, in spite of considerable 
earning capacity, had contributed to give them solid founda- 
tions of which they were now reaping the benefit. On the 
other hand, at the outbreak of the war it was realised how 
backward was the state of the electrical industry in this 
country, how much it depended on Ше foreigner as regarded 
experience, processes, patents, and even materials. When 


that situation arose the company realised that it might have 
tue necessary duullfications t meet the country в require- 
шер. Private inveiests stepped  wiungiy ase tor’ ше 
сошшоп Weal, and ше ргодгашше of expansion was concelved 
ш 1910, though the conditions ol the war restricted шег 
1unuediate acuvities towards ills сопвишшамоц. It was only 
towards the end oi the war, aud particularly since the arinis- 
исе, that the real process ol expansion сошшепсеа, апа at 
the rave at Wuich they were going on the process Was likely to 
lasc lor solue years. Under such conditions, the aireccors 
had to be uoubiy anxious and careiul that the non-productive 
capital in tue company snouid be kept within such limits that 
it did not too seriousiy Interlere win the yearly net results. 
Une could not carry wrough euch a programme by periodic 
large increases OL capital wandt great risks, but by financing 
It with a large credit trom the bunk such as they have been 
able vo do, by just drawing the money as and when they 
required it, and no more, It was posslole. He wouid like 
to wake the opportunity publicly to thank the late Sir Edward 
Holden, who granted Шеш in the first instance those facilidies. 
Whilst ашшы at covering, in due course, the whole held of 
the electrical ludustry, they Dad up to the present concen- 
trated their епогьз шашу on suengthening the sections 
Which were already represented. Some years ayo they ac- 
quired the firm ef Fraser & Channers, and their turbine 
department was one of their principal assets. ‘Lhey had 
imade provision for doubling the output, and the work was 
nearly completed. ‘they were about to extend considerably 
the mining machinery department, for which that firm had 
a great reputation. That policy brought along the necessity 
ior increasing the output on. the electrical side at Witton. 
For large generators à big bay had been erected; a new 
building for switchgear was in course of construction. New 
shops tor fans and smail industrial motors had been laid 
down, and, although the. programme. would double their 
electric plant output, considerable additions would, have to 
be. made if, in due course, they. were asked to take a share in 
the electrification.of railways, In the development of the hydro- 
electric plant, the laying down of big power stations, and a 
more generally extended application of electricity in the in- 
dustrial field. Ihe growing scarcity of coal and its present 
cost of production might jeopardise the industrial life ot many ' 
countries, One and all, they were studying the utilisation of 
every ounce of water power, so that they might be made 
independent of so tickle a helpmate as coal had turned out 
to be in recent years. Belore long, they hoped to double 
their output of electric lamps, one of the staple productions 
of the. company. "Ihe new buildings at Hammersmith for 
that purpose were approaching completion; new patents, 
methods and processes that had developed during the war 
had been studied by their experts in the States and on the 
Continent.. Machinery had been ordered, and some had 
already been delivered. '1һе services whieh their lamp works 
had rendered during the war in other directions had ham- 
pered their progress in the natural development of that im- 
portant department, and it was high time that they brought 
themselves адаш up to date. Ihe glass works at Lemington 
had been largely extended in order to feed the increased 
lamp works. The fixtures, accessories, heating, and cooking 
apparatus works had all suffered through conditions of war, 
but new buildings and equipments had been provided, and 
these departinents, the original business of the company, were 
again showing a pleasant upward curve. The carbon works, 
partly through importation, and partly through the arrival 
of the half-watt lamp, had. drifted back into their, pre-war 
impotence, and would be a difficult problem in the future. 
On the other hand, the lamp black works, which were origin- 
ally started as an accessory to the carbon works, had shown 
great vitality and adaptability. Considerable capital had been 
required for the enlargement of their various successful 
enterprises, which figured in the balance sheet as trade in- 
vestments. The Pirelli-General cable works had been extended 
and considerable additions were again in progress. The Ex- 
press Lift Co. promised to become a very important and 
successful asset. Some 100 acres of land and some factories 
had been acquired at Wembley for the greater development 
of their general engineering works, their lamp and glass 
industries, and their research laboratories, buildings for which 
were in process of erection. Finally, very big extensions 
were contemplated at the Peel Conner. Works, which were 
practically owned by them. The whole of the telephone in- 
dustry had been at & standstill throughout the war. Before 
the war, as far as this and other European countries was 
concerned, it was already а back number. The demands, in 
their opinion, would be as great or greater than that of any 
section of the future electrical business. The higher wagea 
ruling throughout the world had made automatic telephony 
& practical proposition. Their present works at Manchester 
were full up for some years, and could not be extended. 
They had provided for the Peel Conner Works the necessary 
capital for erecting entirelv new works at Coventrv, along- 
side the magneto works, which were also controlled by them, 
and formed part of their investments. Although those works 
could easily be filled for some years to come with contracts 
for central batteries, exchange equipments and telephone 
apparatus for domestic use, they meant to start immediately 
on the construction of automatic exchanges as well, with the 
assistance of soine of the most prominent telephone experts. 
They had secured a system which they had every reason to 
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hope would .meet with the approval of the authorities. They ри$ his shoulder to the wheel of industry, and by a great 
aid so much stress and importance on having their full ehare co-operative effort secure the future of the nation, and -the 
in the telephone business that they had decided to acquire Empire. a | dur ZEN NC 
all the shares of the Peel Conner Telephone Co., which were Mr. M. F. Armstrong seconded the motion, which, after 
not yet theirs. They had also acquired considerable interest а short discussion of a congratwatory character, wag carried. 
in а French telephone company, which would use their pat- The report for the year ended Ma reh 
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terns and. patents for the purpose of building up a telephone | Fuller's 315%, 1920, states that the profits, after 
business in France. Some £50,000 was being spent on welfare United Elec. charging all expenses of administration rg 
buildings, sports grounds, and, to overcome the housing diffi- tric Works, cluding directors’ fees, amount to £48,045. 
culties, they were building 100 workmen’s eottages on Ltd. The directors recommend writin g off as de. 
their own site at Witton, and another 100 at Coventry. If preciation on plant and machinery £5,000, 


they considered, by the side of all this construction work, ff TP B far mr 
the higher prices of all materials, they would readily under- 1 S is 00), оү сое OR 
Stand that some part of the new capital recently acquired was fax making 10 per cent. for the year, and of 10 рер cent 
wanted to finance their stocks, and must also provide a larger рег annum on the ordinary shares for the year Jens tay: 
amount for debtors. There were those, thinking in pre-war carrying forward, subject to taxation, £8,040. With regard 
Cera bb 8 ш 59 puts as „ E = to the liability for income tax and excess ‘profits duty, nego- 
асат pi DA m 27 000.000 « th 5 А a real addi. tiations are still proceeding with the Inland Revenue, and the 
produce d о 19 viet An i w profits in a vast 212011 payable by the company is still undetermined. But 
йаш ш Кшз Weis d index? of ысу and a e 5 UE that the 5 of £14,000 and the 
standard for measuring strength and, above all, a means for 5 liability. E mew e ше 

. ee е , . . А і ; ry, an 
maintaining and upholding the State and Empire. Without plant were complete only a few weeks before the year closed. 
profits they could not accumulate wealth. The State nowa- so that the results expected from the use‘of the dias арба 
days did not encourage profits; it seemed so much simpler received last year have been scarcelv felt during the period 
for the politician to encroach on capital. The excess profits under review. Owi to th idv i À с 
duty, аз applied to them, was nothing short of an encroach- and the higher cost ne stock 3 it vill "bo eco E W 
ment on capital. He would rather see the State encourage further capital, which the directors are of орол сап ber 
profits and {ах them even 15 per cent. or more by à profits profitably employed.—Financial Times, 5 2 i 
{ах than continue to allow industry to grope in the uncer- | i ce TEC 
tainty of an excess profits tax. If the workers only realised | TUE. The report ‘for the year ended March, 
that the aim to be self-reliant, and the desire to earn profits Chili Telephone 1920, shows that the number of subscribers 
were the mainsprings securing them continued employment, Co., Ltd. increased by 2,038 to 18,789. The lines in 
they would listen with less favour to those well-meaning, but ME operation increased. by. 4,693 miles to 
misguided idealists who disdained profits and believed that 30, 784. , Gross revenue £225,011, a decrease of 211,091 ; -total 
the distribution of all capital would salve all social troubles. ^ expenditure (exclusive of income tax) £159,907, a- decrease 
They would soon find ont—as he had recently convinced him- of £1,746: net revenue £72,804, а decrease of £9,848... The 
self they found out in ооа И сеат ру auf ш iei rate о остаде сога tne period covered: by :the 
made to work, was a will-o'-the-wisp. the workers only aceounts was . ав against 131d. during the precedini 
knew how little the total profit which flowed into the share- vear; this decrease has adversely affected the sterling equiva: 
holders’ pockets was compared to the amount of wages paid, lent of the gross revenue. On the other hand, the rate on 
they would realise that nothing but increased _ production March 81st, 1990, was 139/16d., as against 93d. &. year pre- 
would help them to higher wages. cheaper cost of living, and viously, and the difference on: converting the liquid assets 
hetter eerie) con ai pons: In see AM rs ratio | m LU D eue к former rate mae £29,647, m 
wages and dividends was abou o І. If they were carried to the general reserva socourit. 
deduet. from the amount of dividend paid the sum the share- The balance to the credit „of the revenue account. after dd. 
holdera would have received had they lent their money to ducting income tax. and including £8,511 brought forward, 
the Government, the surplus obtained by them for their is £68.560. In addition to the interim dividend of 35. per 
risk, compared with wages paid, was in the ratio of 95 to 1. share, free of tax, a final dividend at the same rate fa to be 
Nobody was more anxious than thev were to assure the paid: 10.316 to general reserve: £13,000 to the reserve for 
workers better conditions: of life. Nobody admitted more renewal of plant; balance to be carried forward £19,843, 
readily the mistakes that had been committed by employers from which any E.P.D. will be provided. То enable the 
of previous generations; but in the interests of employer and company to acquire the telephone business e stablished in 
worker alike, in“ the interests of the country, a way must Antofagasta. the capital was increased in January last by the 
be found to stop what was commonly called: the vicious Issue of 11,000 fully-paid shares at par. 


A. Campbell Swinton, FRG 


circle." It pue at the тшш ү pee аг 9 180 the TE | Mr. A. 

Government placed tremendous contracts: in certain in- Crompton and presided at thi , T id 
dustries at cost, plus a certain percentage of profit. То Е Со, Lid. йш on July 5 5 А болий] meet 
attract’ labour quickly, the manufacturers did not mind of freehold land. V 


what wages they paid—thev received their commission. &c.. showed a considerable Were Brock ae rage 
That created jealousy in other industries less favourably showed a considerable increase on last Senis 15 5 A s 
treated by the requirements of war. and the workers due to the expansion of the business, partly to the higher 


naturally claimed equal treatment with the others. Al- prices of materials, and partly ta work held up as a result of 
though it seemed at first impossible to grant it, manufac- the moulders' strike. Sundry debtors also showed an increase. 
turers soon found there was no competition from without, They were making a reserve for bad debts. but they were 


and they could obtain their profit in spite of enhanced prices fortunate in that the percentage of debts they were unable 
of labour. Gradually, every section of the community was 4, recover wag very small. He might say that of the 5 
во affected by the levelling up of the industrial workers that debtors shown in the balance sheet about 80 per cent. had 
they claimed equal consideration, so it came about that been paid since the accounts were closed. Investments stood 
materials, rates, foodstuffs. freights, and everything became at the same figure as & vear ago. Cash at the bankers and 
dearer, and labour. with higher wages, could not make ends jn hand might appear to be large, but was accounted for by 
meet, and thus the process was repeated over and over the fact that the last instalment on the new ordinary shares 
again. So long as, owing to the common danger, the Govern- was paid in March. Turning to the other side of the accounts, 
ment had unlimited borrowing powers, and so long as they there was a change in the amount of issued capital. The 
were shut off from the world of competition, that state of ordinarv shares were increased from 76.769 to 396 769, being 
affairs mattered little, but it all led to a denlorable state of the 250.000 shares which were issued last vear. The year's 
inefficiency of production. To-day, when the Government accounts had not benefited to any material extent bv that 
‚һай ceased to be а buver, and was rather a seller of com- new capital, the bulk of which only came in towards the 
. modities. when the world's machinery of competitive industry close of the financial year. The number of preference shares 
was arain being set in motion and speeded up, they must issned had also increased bv 5,985, being -the shares which 
stop this inefficiency of production—they must produce had been taken un during the year by the company's em- 


cheaper, and they could onlv produce at a lower cost bv pro- . ployés. Those employée’ shares carried a bonus of 8 per cent. 
ducing more. Therein lay the safety of the worker so far as per annum. The debenture issue was decreased by the annual 
continued employment was concerned: therein lay the possi- drawing which took place last December. . The reserve fund 


bility of the worker being able to continue to reap the benefit was increased by the allocation which was made last year. 
of higher wages. If they produced commodities cheaply, eo Sundry creditors had also slichtlv increased. Turning to the 
that the greatest number of people could avail themselves of profit and loss account, it wonld be seen that the amount 
such commodities, there would he continuous emplovment. earned during the year, after deducting all chargea and de- 
If they allowed prices to soar higher and higher, only the preciation, and, as last year. making a reserve for excess 
few could buy. and the world’s demand would Һе go curtailed profits dutv. -income tax, and bad and doubtful dehte, wea 
that there would he over-production: factories and works £63,590. After deducting interest on debentures, directors 
would find out what was their dutv. That might be fees, &., thev had 459.878 to deal with, as against .038.898 
& pessimistic picture. aud he must give it them ая his а year ago. The vear with which thev were dealinm had in 
considered view of the situation, but he did not doubt manv respects been abnormal. The demand for the com. 
that. in the long run, the commonsense of our people nanv's goods and manufactures had been quite unprece. 
would find out what was their duty. He was confident dented. and they had heen obliged to decline a verv great 
that, after a period of uncertainty and hesitation, wiser dea! of business which thev conld have taken if the capacity 
counsels would prevail. the peril to which the country was of their works had been larger. The orders booked during 
exposed would be clearly seen, and every Englishman would the year showed an increase on the previous year of 80 per 


EL х abe 


‘unfairness of the incidence of that duty. 
arly hard on a company like theirs, which did not have a 


60 per cent. for the current year. 


.Armstrong, Whitworth & Co., 


rowing powers of the directors. 
very fast, and in addition, owing to the very greatly increased 


charges, which had become imperntive. 


 mercial establishments, 
greater part of the business. That in itself was a very im- 
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cent., and the unexecuted orders in hand at the close of the 
financial year represented a very large amount. 
for electrical machinery had been equally brisk, both abroad 
and at home, and though in some respects as far as the 
home trade was concerned, there was some signs of falling 
off, he was inclined to think that they were not likely to 
feel that to the same extent in the case of the electrical 
trade as in some other trades, for the reason that the high 
cost of labour and material now rendered the use of elec- 
trical machinery as a labour-saving contrivance an absolute 
necessity in many industries. As a matter of fact, their 
ability to secure business to-day was only limited by their 
capacity to turn out the work. He did not anticipate any 
alteration in that position for some time to come. In view 
of the increasing demand on their manufacturing capacity 
they had been obliged to extend their original programme 
for new buildings at Chelmsford. Unfortunately, the diffi- 
culty of obtaining material and labour had delayed the execu- 
tion of those works, and he was afraid it would be some 
little time before they had the full benefit of the expenditure 
that they were incurring, and as they would understand, а 
certain amount of dislocation of business had been caused 
by the carrying out of those building operations. The effects 
of the unfortunate moulders’ strike which began in September 
last year had not even yet entirely passed away. It led to 
a great deal of holding up of work, and it caused them extra 
expense in trying to minimise the inconvenience to their 
customers, and it had had a very material effect upon their 
profits for the vear. It was, therefore, with some satisfac- 
tion that they were nble to present accounts showing a net 
profit of £52,878, which was approximately an increase of 
37 per cent. upon the previous year's figures. For the year 
just ended, the rate of the excess profits duty worked out at a 
lower percentage than in the previous year, and no doubt 
that had helped in bringing about their improved profit. 
On previous occasions he had spoken rather strongly on the 
which was particu- 


very good pre-war record. It wae, therefore, a matter of 
considerable disappointment to the board that the Chancellor 
of the Exchequer should not only have reimposed the tax. 
but that he was undoubtedly going to increase it from 40 to 
He did not know whether 
the efforts. of the business world to impress upon the Govern- 
ment the injuiry which that heavy duty was doing to the 
trade of the country would have any effect, but he devoutly 
hoped it would. Ав to the current year, he had told them 
that they started with a large amount of work in hand. 
Their trouble really was not to get orders, but not to offend 
their customers by. their inability to supply them with what 
they wanted. That being the position, the directors were 


justified in looking forward with confidence to a successful 


year. For a good many years they had rented a recreation 
ground at Chelmsford for the benefit of their employés. 
With the increasing number the ground was becoming too 
small. and the board had taken an opportunity which afforded to 
buy the ground, together with an adjoining field, in all about 
191 acres, the whole of which was now being ‘utilised as a 
sports ground. He was confident that the shareholders would 
approve of that action in providing adequate means of recrea- 
tion for their staff and emnlovés who served them so well. 
Sir Charles Parsons. one of the trustees for the debenture 
holders. had felt obliged to resign that position, and in his 
place the board had elected him (Mr. Swinton). Having 
referred to the appointment of Mr. S. W. Armstrong Noble 
and Sir Glynn Hamilton West as directors to represent Messrs. 
on the board, he said that 
they were going to ask the shareholders to increase the hor- 
The business was expanding 


cost of labour and materials in order to carrv out a given 
volume of business, much more working capital was required. 
They thought it desirable that the board should be enabled 


to borrow such money as might be required for the business 


from time to time. 
A resolution was carried removing the limit to the borrowing 
powers of the directors. | 


Presiding at the annual meeting, last 


Anflo-Portuguese week. Mr. H. Allen referred to visits paid 


to Lisbon by Mr. Kerr and himself to 
discuss with Ministers and their depart- 
mental advisers the question of Increased 
The discussions were 
complicated by changes in the Ministry. but thev eventually 


Telephone 
Co., Ltd. 


got a fairly substantial part of what they sought, and the 


decree was signed and the new rates came into force as from 
June 15th. Neither from private subscribers nor from the 
commercial community was there anv serious opposition. The 


‘directors could not verv well settle the accounts and call this 
meeting with this vitally important question of tariffs hanging 


in the balance. Now, however, they felt justified in dis- 
tributing, if not the entire profit of the vear, at all events a 

larger proportion of it than in the previona three years. 
The increase in the tariff ranged for the different services, 
from 150 to 180 per cent., the higher rate applying to com- 
which. of course. constituted the 


portant point. This 150 to 180 per cent., by the way. was the 
Increase upon the original tariff, and was inclusive of the two 


The demand : 


increases of 15 per cent. Ап increaee of 150 to 180 per cent., 
of course, had & very attractive sound, but he warned them 
against attaching an exaggerated value to its effect on the 
profits, at ieast for the current year. Every expense attending 
the extension and conduct of such a business had gone up 
enormously of late years. After referring to the question of 
exchange the speaker said that the new tariff, even if it 
did nothing more, would afford temporary relief until the 
substitution of the measured or message rate for the inequit- 
able fixed subscription for large and small users alike. 
Hitherto the authorities had opposed this change, but the 
Press and the public were gradually coming to see that people 
should pay for their telephone service according to the use 
they made of it. They might therefore expect that by the 
time the company was prepared to give the requisite facilities 
hostility to the institution of the message rate would have 
disappeared. They were now concentrating their efforts 
largely on the extension of exchange accommodation, which 
was sadly behind the requirements of the times. For the new 
Central Exchange in Lisbon, which was intended to have 
an ultimate capacity of 20,000 lines, they had, with some 
difficulty, found a splendid site in the business centre of the 
city. They were getting on with the plans and specifications. 
The material for the extension of the switchboard in the 
North Exchange arrived some months ago and was being 
installed. The extension of the building itself, in order to 
give still further switchboard accommodation, was also well 
in hand. This, together with a small temporary exchange in 
the present central building, would afford some slight relief 
to the present congestion, but the only permanent solution 
was to be found in an entirely new Central Exchange. The 
number of calls passing through all the company's exchanges 
last vear was 384 millions, an increase of 34 millions over the 
number in the previous vear. Although no arrangement had 
vet been arrived at for taking over the Government trunk 
lines, the service of which continued to be most unsatisfactory, 
steps were in contemplation under which the company would 

enabled to introduce wireless telephony for the purpose 
of linking up Lisbon and Oporto with the other important 
towns of Portugal. 

Underground Electric Railways Co. of 
London.—Subject to final audit the profit 
for the half-year ended June, 1920, after 
payment of 6 per cent. on the first cumu- 
lative income debenture stock, is £49. This 
does nat allow of any pavinent on the 6 per cent. income bonds, 
and together with £22,938 brought forward, it has been 
carried to the special reserve for equalisation of interest. 

London Electric Railway Co.—Dividend on the 4 per cent. 
preference stock of 2 per cent., and on the ordinary shares 
of à per cent., against 1 per cent. for the same period of 1919. 

City ck South London Railway Co.—Dividend on the 5 per 
cent. preference stocks 1891, 1896, 1901, and 1903 of 24 per 
cent., and on the consolidated ordinary stock of ł per cent., 
against 1 per cent. for the same period of 1919. 

Central London Railway Co.—Dividend of i per cent. on 
the undivided ordinary stock, and of à per cent. on the 
poe ordinary, against 2 per cent. for the same period 
of 191 

Metropolitan District Railway Co.—Dividends of 2 per cent. 
on the 4 per cent. guaranteed stock; of 24 per cent. on the 
44 per cent. first preference stock, and of li per cent. on the 
5 per cent. second preference, against 24 per cent. for the 
same period of 1919. 

London General Omnibus Co.—The financial position does 
not justify the declaration of any interim dividend on the 


London Electric 
Railway 
Companies. 


shares. 


Prospectuses.—Sir W. G. Armstrong, Whitworth & Co.. 
Ltd.—The list is to close on or before July 19th in an issue 


of 42.000.000 second mortgage debenture stock at 95 per cent., 


carrying interest at 63 per cent. per annum. 

Bournemouth d Poole Electricity Supply Co., Ltd.—The 
list was to close yesterday in an issue of £157,000 74 per cent. 
seven-year notes at par. The money is required for providing 
additional generating plant and mains. 


Mather & Platt, Ltd.—It is intended to issue a further 
210,000 ordinary shares of £l each to existing holders next 
month. It is also probable that an issue of shares will be 
offered to the employés on favourable terms. Capital is 
required to meet the cost of extensions now in progress at 
the works. 


France.—The report of the Compagnie Francaise pour 
l'Exploitation des procédés Thomson-Houston, of Paris, for 
last vear shows a profit of 11,008,920 fr., as compared with 
only 2.370,253 fr. in 1919. The dividend is being maintained 
at 40 fr. per share. 

The report of the Société de l'Energie Electrique du 
Sud-Ouest, of Paris, for last year shows a big drop in 
hoth the turnover and the profits, the latter having amounted 
to only 470,268 fr., as compared with 2,046,843 fr. in 1918; 
no dividend is being declared, | 


Western Power Corporation.—Quarterly dividend of 14 
per cent. on the preferred stock. 


Shawinigan Water & Power Co.—Dividend 1} per cent. 
Kaministiquia Power Co.—Dividend 2 per cent. 
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Brazilian Traction, Light & Power Co.— The report for 
1919 states that the revenue received under contracts with 
subsidiary companies was $8,500,294, interest on investments 
and miscellaneous income $376,771, together $8,877,005; less 
general and legal expenses and administration * charges, 
$139,732; interest and charges on secured gold notes and 
other loans, $663,305; provision for general amortisation, 
$200,000; leaving net revenue $7,873,967. Dividends on pre- 
ference shares at 6 per cent. per annum absorbed $600,000, 
leaving surplus for the year $7,273,967, which with the balance 
of $7,613,041 brought forward gives & total of $14,887,008. 
During the past three years $12,300,000 has been utilised 
towards meeting capital expenditure on the properties, and 
a corresponding amount has therefore been transferred to 
general reserve account, leaving $9,587,008 to be carried 
forward.—Financial Times. ' 


British Thomson-Houston Co., Ltd.—The report for 1919 
shows profits, after deducting all expenses and charges other 
than interest on debentures and loans, and after making provi- 
sion for estimated war taxation, of £412,400, plus £150,863 
brought forward. To depreciations, reserves, and adjustments 
£220,602 18 applied, and £908,431 is to be carried forward. Out 
of the capital reserve account it is proposed to pay in full the 
accumulated dividends on the preference shares, £210,000 
(being £5 5s. per £10 share), and to the ordinary shareholders 
£40,000 (being £1 per £10 share). It is proposed to capitalise 
this £250,000, and to issue fully-paid ordinary shares to that 
amount to the shareholders. The share capital is to be in- 
creased to £4,000,000. 


uhi desi Struck off the Register.—The following com- 
panies have been struck off the register, and аге dissolved :— 

Phoenix Armouring & Cable Co., Ltd. 

Munster Electric Lighting Co., Ltd. 

Molybdenum, Ltd. 

Lumina, Ltd. 

London Decorative Metal Works, Ltd. 

Cathodes, Ltd. 

Blasberg Engineering Co., Ltd. 

Alexandria Electrical and Engineering Works, Ltd. 

William Taylor (Electric Lamp) Co., Ltd. 

Stock Exchange Notices.—Dealings with the following 
securities have been specially allowed by the committee, under 
Temporary Regulation 4 (3) :— 

Babcock & Wilcox, Ltd.—73,828 ordinary shares of £1 each, 
fully paid, Nos. 2,075,001 to 2,148,828. | | 

Application has been made to the Committee to allow the 
following to be officially quoted :— 

Tramways, Light & Power Co., Ltd.—£350,170 5 per cent. 
debenture stock. | | 

The following are to be officially quoted : — 

Babcock & Wilcox, J.td.—488,828 ordinary shares of £1 
each, fully paid, Nos. 1,660,001 to 2,148,828. 

Greenwood & Batley, Ltd.—174,195 ordinary shares of £l 
each, fully paid, Nos. 180,391 to 354.585. 


Brotherton Ediswan Tubes & Conduits, Ltd.—Accordin 
to the Financial Times, the accounts for the year'ended Marc 
3ist show a trading profit of £12,835, and after adding transfer 
fees and rents receivable, and deducting the amounts written 
off for depreciation of plant, bank charges and interest, direc- 
tors’ fees, excess profits duty, and with the amount brought 
forward, £19.119, a balance of £21,563 remains. The directors 
propose a dividend of 95 per cent. on the ordinary shares. 


Pernambuco Tramways & Power Co.—Gross receipts for 
1919, £436,756, and increase of 93.117; working expenses, 
£324,523. an increase of £71,595; net receipts £112,233, in- 
crease £21,522. After meeting debenture and other charges, 
£3,000 is put to renewal and general reserve, and 34 per 
cent., free of tax, is to be paid on the 7 per cent. non-cumu- 
lative participating preference shares, leaving £16,909 to be 
carried forward. 


Dublin United Electric Tramways Co., Ltd.—Interim 
dividends for the half-year ending June 30th at the rate of 
6 per cent. per annum, less income tax, on the preference 
stock, and at the rate of 4 per cent. per annum, less income 
tax, on the ordinary. 

Bombay Electric Supply & Tramways Co., Ltd.—A peti- 
tion for confirmation of a scheme of arrangement between 
the company and the holders of the 6 per cent. cumulative 
озо and the ordinary shareholders is to be heard оп 

uly 2th. 


Shropshire, Worcestershire, and Staffordshire Electric 
Power Co.—Dividends of 7 per cent. on the 7 per cent. 
preference shares for the year and 6 рег cent. on the 6 per 
cent. preference shares for nine months to December, 1919. 
Carried forward £740. 


Yorkshire (Woollen District) Electric Tramways, Ltd. 
Dividend 6 per cent. on the ordinary shares for the year 1919. 
Carried forward £9,677. 


Clontarf (Dublin) & Hill of Howth (Electric) Tramroad 
Co.—Interim dividend of 85. per share. 


National Electric Supply Co., Ltd.—Interim dividend of 
5 per cent. per annum, less tax, for the half-year, on the 
ordinary shares. 


Telegraph Construction & Maintenance Co., Ltd.—In- 
terim dividend of 6s. per share, free of tax. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


THE eagerly-expected speech by the Chancellor of the Ex- 
chequer failed to give any hope to those who looked for relief 
in E.P.D. this year. Stock Exchange markets, however, took 
very calmly whatever disappointment may have been felt with 
Mr. Chainberlain’s decision. А sustained rise in gilt-edged 
stocks has induced cheerfulness in various directions, and in- 
dustrials, after momentary hesitation, rallied easily enough. 
Cheaper money is declared to be advancing steadily nearer. 
Investors absorb good stock with readiness. The foreign field, 
as well as the domestic, is in favour. 

Anglo-Argentine Tramways preference shares of both classes 
rose $ on the chairman’s speech, reported in last week's ELEC- 
TRICAL Review, at the meeting. Substantial rises in Argentine 
Railway stocks this week have served to revive interest in the 
industrial companies of the Republic, and the outlook is held 
to be brighter for business than has been the case since armis- 
tice-time. City of Buenos Aires Trams are firmer at 33. 
Brazilians, on the other hand, are heavy, with Tractions { 
down at 464. The effect of the report continues to be felt, 
although the hopeful still talk of the early resumption of 4 per 
cent. dividends. Rio Tramways First Mortgage bonds are 804, 
and the Seconds 634. Para Electric ordinary keep about 14s., 
and the old and new preference at 12s. Sao Paulo Tramway 
Firsts changed hands a few days ago at 851; the 5 per cent. 
consolidated debenture stock was last dealt in at 58. 

British Electric Traction ordinary stock is 35 cum div., but 
will go ex this week. The 6 per cent. cumulative participating 
preference is 63, affording yields over 9 per cent. at that price. 
London United Tramways 4 per cent. debenture stock can be 
bought at 31, and the preference at about a florin. London 
General Omnibus 44 per cent. debenture stands at 67, and the 
5 per cent. cumulative income debenture stock at 62}, which 
latter is the same price as ig quoted for Metropolitan Tramways 
5 per cent. debenture stock. All the liveliness has subsided 
from London & Suburban Tractions, and the ordinary stick at 
ls. 104d., the preference at 3s. The company’s 44 per cent. 
debenture stock ів 40; the 5 per cent. A debenture stock 
has fallen back to 68. Many of these stocks and shares change 
hands but seldom, and the reason for their occasional men- 
tion in this letter 18 that it may serve to keep stockholders in 
ош with prices which otherwise they might hardly see at 
all. 


Marconis are recovering from the weakness which overtook 
them on the Governinent's announcement in reference to the 
Imperial chain of wireless stations. The price has risen 3/16 
to 3 7/16, and the preference are sympathetically better at 31. 
The new ordinary came up from 23 to 3 1/16. Canadians 
keep close to 10в. United River Plate Telephones have eased 
off to 7. Anglo-American Telegraph preferred hardened to 791, 
but the deferred at 174 is 5s. lower. The Eastern group is 
unusually quiet, so far as changes are concerned. Great 
Northerns and Indo-Europeans remain flat. 

In the home railway market, Underground Electric Income 
Bonds have given way sharply, owing to the dividend declara- 
tion of the company, showing that not only is the half-yearly 
interest passed altogether on the bonds, but the amount to 
be added to the carry-forward comes to the bagatelle of 40 
aia The group has done badly, as the following figures 
show :— 

Interim dividends per cent. 

Company. 1919. 1990. 

City & South London Ord. ... x 2 
London Electric Ord. ... ue — 9 
Metropolitan District 2nd Pref.  ... 2 
4 


NEM i 
MD eL i 
ET 2 
Und. Elec. Rlys. Income Bonds ... 6  .... esee nil. 
Central London T" es ie 4 
London General Omnibus ... . 8 nil. 
The 6 per cent. First Cumulative Income Debenture stock of 
the Underground Railways will receive its interest on Septem- 
ber Ist at the full rate. It is not surprising that in these cir- 
cumstances the market for the stock should be flat, although 
the optimists maintain that prices may be regarded as at their 
lowest level, having regard to the strong probability that Par- 
liament will give permission for fares to be raised in accord- 
ance with the Bill which has lately passed the third reading in 
the Houses of Parliament. Metropolitans and Districts are 
both à higher. | 
The market for home electricity shares is still dull; not а 
rign of life appears in any of its shares. The way in which 
the gas atrike spread was not regarded as a bull point for 
electricity supply, while, of course, at this time of year popular 
attention is always lacking. nor is it until the autumn that 
investors begin to take any interest in illumination shares as a 


b 


‘rule. Edmundson's report showed 214.800 available for distri- 


bution. but no dividend is paid, 210.000 going to the carry- 
forward. The ordinary stand at 5s., the £5 preference at 408., 
and the 6 per cent. non-cumulative preference at lls., while 
the 44 per cent. debenture is about 631. 
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Cromptons have gone back s shilling to 21s., in spite of the 
chairman'g statement at the meeting the other day to the effect 
that the demand for the company's manufactures during the 
past year had been quite unprecedented, and they had been 
obliged to décline а good deal of business which, had the capa- 
city of their works been larger, they would have been glad to 
undertake. General Electric Ordinary stiffened to 33s., and 
the new Ordinary to 30s. middle. Callenders old preference 
are a better ше at 18s. Babcock & Wilcox went back to 
2 9/16 in company with various other engineering and similar 
ehares, but the decline was regained. 

In the armament list, Vickers have recovered to 258. 6d., 
after the drop to 24s. which occurred on the success of Admiral 
Sir Percy Scott in his lawsuit against the company. The issue 
of Armstrong Debentures, the coming of which was mentioned 
here а fortnight ago, has ‘had no further effect upon the price 
of the shares, which improved to 26s. The cable manufac- 
turing issues are marking time. Rubber shares improved 
sharply, as buyers came in who are encouraged by the outlook 
for a possible rise in the price of the raw stuff in the autumn, 
when evidence of shortage is expected to make itself manifest. 
In commercial stocks and shares as a whole, there is a revival 
of public interest this week, and rumours are current as to 
several new issues which are said to be anxious to make their 
appeals to the public before the holiday season sets in next 
month. Vickers has & million-and-a-half of 7 per cent. notes 
to be offered at 95. The Calcutta Electric has been under- 
writing, at & commission of 24 per cent., half-a-million pounds 
of 5 per cent. tax-free debenture stock at 95. There ig talk of 
& possible new issue, too, from the Brush Co., in whose ordi- 
nary stock the last- recorded bargain was at 1203 three weeks 
ago. 


i и 


SHARE LIST OF ELEOTRIOAL OOMPANIES. 


Home ELECTRICITY COMPANIES. 
Dividend Price 


= 


— т Yield 
1918. 1919. 1990. Rise or fall. p.o. 
ee ee ee 8 13 — 49 8 3 
eee eee Ordinary ee ee 4 7 — 10 0 0 
do. do do Pre... 4 6 € B 8 8 
ot e ° oe oe ee - 1 1 = : i" 10 
ө | ee ә -— 
p^ do. 6 percent. Pref... 6 6 17/- — 112 
County of ee eo oe H 8 == 9 11 0 
do ão. 6 per cent. Pref. 6 — 1 5 5 
ee ee 6 q 4 — 8 15 0 
London El °е е е ип x 12 -— 6 0 0 
йо. do. 6 per cent. Pref... 6 6 8 — 10 ө ө 
бо ent, Pref а а a - 19 2 0 
Й oen е ое = 
B4. James’ M ee oe 10 19 == 8 16 10 
Bouth London e 8 6 — 919 0 
South Metropolitan Pret. .. e 9 7 1 — 7 0 0 
Westm inster Ordinary ee ee 8 10 06 — 9 15 9 
TELEGRAPHS AND TELEPHONES. 
A^glo-Am. Tel. Pref. oo оо ê 6 ni +1 тїї 0 
do. ee ee Ga ц 17 rd і 8 11 6 
Ohile Te hone ee eec ee 8 6 = *4 19 9 
Оађа Zub. . eo oe ee 7 1 ras *8 4 8 
 Bastern ee oe 8 10 1 — 6 18 0 
Bastern Tel. Ord e. ee 8 10 li — 8 17 6 
Globe Tel, and Т. Ord. oe ee 8 10 — *$ q 0 
do. do. oe ee 6 4 — 7 1 9 
Indo Beropesn. 0 ee oo T F 2 = 19 s 
n juropean ee эө == 
„ 9 2 an — а 764 
Oulental Telephone Ord. . vx „ 10 19 25 — 5 4 4 
United R. Plate Tel. ee 0 0 8 8 7 — à %§ 14 4 
Western 1 1 ee ee 10 16 — © 18 
Hower Блп, 
Central London Ord. Amtes . á 4 44) — 8 19 9 
Metropolitan sé 2 1 21 + 3 519 1 
do. District 2s . Ni N 154 +4 » NO 
Unde ‘Electrico Ordinary.. Nil МІ 1g — Nu 
o. do, “А” нп Nil 16 — Nil 
do. do, Income .. b 4 E43 -3 — 
Foreion Trams, &c. 
ag ee First Pref. .. Nil 53 8i + à 717 2 
do. do. ind Pref, .. Nil Nil > ij +4 Nil 
* до. до. 5 Deb. ee -6 ^ ' 5 . тте 8 11 0 
Brasil Teactions .. `.. .. Nil Nil 44 . ms Nil 
Bombay Electrio Pref. 6 6 13 — 410 0 
British Joolumbia Bleo. Rly. Ptoe. b t8 — 8 11 0 
do. . errred ч 5 5 >= то 
до. ас.  Deferred N 8 54 +1 510 1 
= do. de. Deb. 29 4 oh 64 i — 1 17 5 
Mexico Trama 5 per cefit. Bonds.. N 88 -1 Nil 
do. 6 Rer cent. Bonds.. Nil Nil 29 —1 Nol 
M axioan Light oe oe Nil Nil 14 == Nil, 
do. Pref. NU Nil 94 ps Wit 
5 Сомрлитив. "e | 
British Aluminium Ord. [E ee 10 10 ly — 9 8 2 
meee iE ee ee 263 10 ly; "5 6d 2 8 6 
Т) 0 ° ee 18; + 7 4 6 
Oastner-Kellner .. © eo 90 1 8 — ' 18 4 
x Orompton Ord. e ee . 10 ' 10 21 | —1/- 9 10 
Bdison-Swan, "A" » 10 10 14 — 713 4 
do. do. 6 per cent. Deb. ° 6 R i 78 — 6 6. 9 
tion ee oe 10 10 1 7 —1/- 10 0 0 
a Bleo. Pref, ee se ee 64 63 i 18/8 к » oni 3 0 6 
0. à * ee oe . ее 10 Й E '89/. ad. ы] 1 В 
Henley 20 oe 0 0 ee ee 16 16 1 Е а 8 0 0 
do. & Pret.. oe oe ee & 44 B4 ' == 6 18 6 
 1ndie- oe ee se * be! 16 10 13 . — *7 18 10 
Mat.-Viokars Pret. .. ... өө 8 .9 z 79% 8 
Siemens Ord... e „ Te ' 10 a). — 138 10 
- *$11 8 


Telegraph Co.. „ 20 20 914 
i * Dividends pald free of Income Тах, 


of land on either side. 
-of concentric semi-rectangular prisms which refract the rays 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they. may vary according to quantities and other circumstances. 


Tuesday, July 13th. 


1 U 
CHEMICALS, &c. | toe 5 
| 
а Acid, Oxalic 1, .. .. , per lb. 2/0 
а “mmoniac Sai per ton | £100 
a Ammonia, Muriate (large егуз] $i | 4893; 
a Bisulphide of Carbon " | 
a T" sv» M » 
a Copper Sulphate |.. dux $a » 247 £1 dec 
а Putash, Chlorate "ЇЇ per lb. | m x 
» Perchlorate sos 392 T 1/8 wae 
2 8hel!ao ., .... per OWS, £33 £1 108. inc 
a Sulphate of Magnes .. per ton | £18 m" 
м Sulphur, Bublimed Flower ais T | £98 eS 
Lump ove TII 99 £25 oon 
а а Boda, се „о... per lb, | 6d. ы 
e pins a per ton | £12 
a а Sodium chromate, ‘casks per lb. & 
METALS, &с. б, 
g Babbitt’s Metal I per ton | 4118 to £945 
c Braas (rolled metal A 19" basis) per lb. Pi 14 inc 
c „ Tubes (solid drawn)... Pes » 1/6 to уН inc 
Wire , basis eee FT] 1/8 H inc. 
н Соррег Tubes (solid drawn) NA ii 1/8; d. inc. 
g „ Bars Pen seco .. рег ton £161 £8 inc 
g » Sheet E TA »" £161 .£8 ine 
g s M A » £161 £8 inc 
d „  (Eleotrolytic) MES os ” rn £5 inc 
d U oo ooo »9 TP 
3 " Wire Rods.. £125 £5 ino. 
d " 1 H.C. Wire.. per lb 1/4 id. inc 
f E fe Rod ee TT 99 8/- ae 
f „ Sheet H 9/6 
n German Silver Wire „ aN " 8/- n 
hGutteperchs, fine... .. .. „| 14]- 15. inc. 
A India-rubber, Para fine. | 1/11 21d. dec. 
é iron ЫШ (Cleveland W ta) .. per ton ' Nom. v: 
l p piala galv. No. 8, P.O. ). quai, й ; £59 808 
g Lead, English Pig . ! £87 10s. £2 10s. inc. 
g Mercury ... ... ПТ per bot. £90 105. to £21 | 10/- td 30/- inc 
e Mioa (in original cases) small `., per ld. Gd. to 4/6 n 
а T " »" к. «c ” | 5/- to 10/ 
Phosphor Br ‘aii ont casting B. IT 
or ronze, p 1 
a s i$ „ rolled bars and a М 2/2 to 3/6 is 
d j » rolled strip & see " to = 
r Billolam Bro кор Wire per lb. 11i id. inc. 
g Btee t, in bars » 1/8 T" 
2 in, Block (Engl) . . per fon 2268 to 8567 | — £20 n; 
Wire, Nos. 1 о 16 oe aoe per Ib. ! 4/9 wee 
White Anti-friction Metals . рег ton £90 to £845 | 
| 
Quotations supplied by— 
a G. Boor & Co. James & Shak е 
c Thos. Bolton & Бош Ltd. х OMS Till & 
d Frederick Smith & Со. Bolling & Lowe. 
eF.W & Bons. і Richard Johnson & Nephew, Lad. 
f India-Rubber, Gutta- CA and n P. Ormiston & Sons, 
Telegraph Works Co., r W. F. Dennis & Co, 


Electrical Utilities Corporation.—Quarterly dividend of 
1} per cent. on the preferred stock. 


Colombo Electric Tramways & Lightin 
for 1919 £48,324. To general reserve an 
dividend of 10 per cent., 
£15,240. 


Motor-Car Lights.— The problem of motor-car head- 
lights, which will give sufficient driving light and at the 
same time will not dazzle is discussed, as are also the difficul- 
ties experienced in illumination during fogs, in the Optician 
and Scientific Instrument Maker. Several devices which are 
claimed to satisfy the conditions are described, the simplest 
method being to paint dark the portion of the reflector which 


Co., Ltd.—Profit 
renewal £20,000; 
free of tax; carried forward 


sends light upwards, or the part of the lamp through which 


the light reaches the reflector. In the offéet reflector the two 
halves are separated, the upper half being further from, and 
the lower half nearer to, the amp than the focal distance. 
Thus both halves throw beams of ight downwards only. In 
another headlight the two halves of the reflector are hinged 
at the vertex, so that by turning one half, or both halves, 


the driver can concentrate the light upwards or downwards, 


or distribute it evenly. A headlight with two lamps, arranged 
vertically, with an opaque shield between, gives eomewhat 
similar results. The upper lamp is fixed in a position to 
throw light, after reflection, at the upper half of the reflector, 
downwards. The lower lamp may be moved inside or outside 
the focus so as to give a beam of light directed downwards 
or upwards, as desired. A number of different types of lenses 
have been designed to meet the required conditions. In one 


. type the lower half of the lens consists of two sets of obliquely 


parallel prisms, so that the emergent light spreads out in а 
broad fan over the entire surface of the road and the etrip 
The upper half is made up of & series 


inwards and downwards to form a dense, brilliant, narrow 
ша of light shining down the centre of the road. Technical 
eview. 
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WATER-POWER DEVELOPMENT. 
Bv L. E. WOOD, A.M.I.E.E. 


NEVER in the history of Great Britain has there been such 
a pressing demand for an abundant supply of cheap power. 
Previous to the world crisis, coal, with which these islands 
are richly endowed, was во cheap and plentiful that it was 
thought that no other source of energy could compete with 
it. To-day we have the biggest trade boom the country 
ever knew, when all the world is simply starving for sup- 
plies, but our industries are totally unable to expand to meet 
the demands, becausc there is a great shortage of fuel. 

Coal is now more than double its pre-war price, and still 
rising ; moreover, the supply is totally inadequate to meet 
our wants. | 

Much the same may be said of oil ; though its production 
has rapidly increased during the last few years, so has its 
price; crude oil, as used for raising steam, and in certain 
types of internal-combustion engines, could, before the War, 
be bought for £3 58. per ton, whereas to-day, it is round 
about £12 per ton. oreover, the sphere of oil fuel is 
extending in every direction, and at the present rate of 
progress in the development of apparatus for using oil fuel, 
the demand will far outstrip the supply. 

There are other considerations which militate against the 
universal adoption of oil ; at the present time we are, as we 
always shall be, entirely dependent on foreign countries for 
our supplies, which have to be borne long sea voyages in 
ships which, in time of War, would be subject to submarine 
attack. It is also subject to market manipulations, and 
has to be handled many times before reaching the congumer. 

The only other source of energy known to-day is water 
power. Unfortunately, these islands are not so well blessed 
in this direction as in the case of coal. We have no huge 
waterfalls like Niagara, Victoria, Ignassu, &c., capable 
of giving а continuous supply of millions of horse power, 
neither have we any great non-tidal rivers like the St. 
Lawrence with ita great lakes, whose waters are derived from 
large catchment areas, but we have a limited amount, 
which, though of modest proportions, would, if developed, 
help out our coal supplies considerably. 

Quoting figures from a survey of the water potentialities 
of the world, apart from tidal energy, it is estimated that 
England possesses 900,000 H.P. capable of development ; 
but far greater possibilities depend on our ability to utilise 
the tidal flow of such rivers as we possess, that meeb the 
requirements. The three great desiderata for a tidal plant 
are :—First, that there should be sufficient height of tide 
to obtain a good head ; secondly, that there should be two 
natural reservoirs of large size, so that continuous power 
can be obtained ; and thirdly, that the power plant should be 
central to the population to be served. 

Without the first and second, the case for tidal energy 
is hopeless. 

What promises to be the first great tidal development in 
the world is to take place at Hopewell, in Canada, where 
the initial development is to be 100,000 H.P., at an 
estimated cost of £2,100,000, or approximately £21 for 
each H.P. 

In this case the two most important features exist ; first, 
the tide is most regular, and is one of the highest in the 
world, with a spring rise of 45 ft., a neap rise of 38 ft., and 
а normal neap range of 32 ft. In the second place, nature 
has almost completely formed two large reservoirs where 
two rivers converge upon a tidal bay. 

Up to the present the importance of water-power develop- 
ment has not been sufficiently appreciated in this country, 
and such schemes аз have been projected have met 
with such fierce opposition, even from public sentiment, 
that they have been abandoned. Thus to-day we have no 
organised plans for future development of any magnitude, 
though certain reports say that a scheme has been projected 
to develop the tidal flow of the river Severn at Beachley, 
estimated to cost between .£5,000,000 and £9,000,000, to 
be completed in five years; the amouns of power resulting 
therefrom is not stated. 

Let us consider what effect 900,000 H.P. would have on 
our industrial life if we had at the present moment that 
amount of power at our disposal. It representa consider- 


ably more than the total combined output of all the electric 


power stations in London. Imagine Greater London 
obtaining its light and power without the aid of coal. 

In the most modern steam plants 2:5 lb. of coal is con- 
sumed in producing 1 H.P.-hr. of electricity, so that 900,000 
Н.Р. would require nearly 9,000,000 tons per year ; 900,000 
10-ton trucks and 900 of the largest locomotives we possess 
would be required to haul this amount of coal, which water 
power would relieve for other duties. 

Water power is many times more efficient than power 
produced from coal ; at least 90 per cent. efficiency is obtained 
from the amount of water passing through the turbine, 
against 20 per cent. from coal. | 

The saving in man-power by producing energy from 
water power, as compared with steam power, is large, 
especially if the number of miners required to provide coal 
is considered. A large American power company has 
published statistics comparing the number of men to 
operate one of its hydro-electric planta, with the number, 
including miners, needed to operate one of its steam 
plants. In а water-power plant one man is required 
per 6,000 н.Р. of capacity, whereas in а steam plant 
one man is required per 100 H.P., and assuming that 
900,000 H.P. of water power would replace the same amount 
of steam power, over 8,000 men would be released for other 
duties; furthermore, water power is the only power which 
is not dependent for its source on the human element, and 
is thus immune from sectional strikes. 

Quite recently the Chicago, Milwaukee and St. Paul Rail- 


road of America opened for traffic a further length of 207 


miles, making, with Ше 410 miles previously electrified, а 
total of 647 miles, and when the remaining strip of 212 
miles is electrified, 95 electric locomotives will replace 250 
steam locomotives. 

Electric power for the operation of this line is supplied 
by water power, derived from the mountain ranges through 
which the line passes. 

Substitution of hydro-electric power on this system will 
effect a saving in fuel, based on the business of 1918, of, 
approximately, 300,000 tons of coal and 40,000,000 
gallons of oil fuel annually. Thus, the mountains provide 
the power whereby they are conquered. 

France has water potentialities estimated to produce 
9,000,000 H.P., of which only a fraction is developed ; how 
differently she would be placed to-day if only 50 per cent. 
of the available amount hud been developed. | 

Water power is the greatest asset а nation could possess, 
and any scheme, tidal or non-tidal, capable of commercial 
development, even at a great initial cost, should be pushed 
forward with the least possible delay. | 

А Water Power Commission should be established with 
powers to survey the whole country, to grant rights, and to 
remove all obstacles, so that the community may utilise 
the gifts of nature, now going to waste, and thus relieve 
the ever-increasing difficulties of our coal supply. 


Tariff Policy. —А a meeting of the Executive Com- 
mittee of the Tariff Reform League, held on Thursday last week 
(Chamberlain Day), at the House of Commons, a report presented 
by the General Purposes Committee was adopted, setting forth & 
definite tariff policy, апа recommending its adoption by the League 
as the basis of an active educational campaign during the coming 
autumn and winter. 


Australia and Trade with Germany.— According to an 
Australian paper just to hand, it was stated at Melbourne in May 
that in some cases Australian manufacturers had recently found 
that they were in urgent need of certain key" machinery or 
tools which apparently could only be obtained from former enemy 
countries, It was represented that by applying the continued 
general embargo on trade with Gerinany and other former enemy 
countries to these particu'ar cases, Australian industries were 
seriously hampered, while no special harm was done to the former 
enemy countries, as the things needed were generally quite small 
items, though indispensable. This question was recently put before 
the Federal Ministry. After consideration, it was decided that 
where it was clearly shown that certain things were indispensable 
to an Australian industry, and it was also proved that they could 
not be obtained excepting from Germany or some other former 
enemy country, licences should be granted for their importation to 
Australia. Licences of this kind have already been granted in 
one or two special instances." 
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NEW ELECTRICAL DEVICES, 


FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


A “ Super Switch Plug." 


Details of a new combined switch and plug shortly to be 
placed on the market are supplied by Mr. W. T. RAWCLIFFE, 3, 
Greengate, Victoria Bridge, Salford, Manchester. This device 
(illustrated in fig. 1) consists of a double-pole, quick break 
switch with earth connections, which is interlocking when the 
plug is in position and the current switched on. When either 
open or closed there are no live parts exposed, all details 
being effectively enclosed. The locking pin works one way 
only, and thus the same polarity is obtained in every case. 
dara is made by inserting the plug and turning it to the 

' position. 
A Small Lighting Transformer. 


There are many cases in which it is required to keep а 
small light. burning for long periods, and to effect this with- 
out the use of small batteries the British THOMSON-HousTON 
Co., Lro., Mazda House, 77, Upper Thames Street, Е.С. 4, 
has produced the ''All-Nite-Lite " device, shown in fig. 2. 
This is a small transformer for use on an A.C. circuit of from 


Fic. 1.—A ''SurkER 
SwiTCH PLUG.” 


TRANSFORMER. 


50 to 140 cycles. It is made in two types, suitable for voltages 
of 100-150 and 200-250 respectively. At one end of the case is 
a bayonet adaptor to fit in the standard Jampholder, and at 
the other end & miniature socket for a 6 volt, З c.p. bulb is 
fitted. The overall length of the device is 54 in., and it is 
stated that at ordinary supply rates a amall light can be main- 
tained for 40-00 hours at the cost of ld. 


The Martin Rotary Converter. 


In our issue of October 31st, 1919, we gave brief particulars 
of the Martin ’’ rotary converter , à machine that 18 intended 
to supply energy for battery charging; kinematographs, or 
any other purposes that involve conversion of A.C. into D.C. 
This machine is a speciality of the ELECTRICAL, ENGINEERING & 
EQUIPMENT Co., LTD., of 109-111, New Oxford Street, W. 1. 
On account of the difficulty encountered in starting, the de- 
velopment and use of smaller sizes of rotary converters has 
been retarded and preference given to other types of plant. In 
the Martin rotary converter, however, this disadvantage has 
been entirely overcome, and the machine can be started аз 
easily as an ordinary ‘poly phase induction motor. On the 
occasion of a recent visit to the North Metropolitan Electric 
Power Supply Co.'s station at Winchmore Hill, N., we saw 
one of these converters running on load. The machine we 
inspected was designed to run on a 415-volt, 50-cycle, 
3-phase supply, and its D.c. output was 20 Kw. at from 70 to 
110 volts at 1,000 k.P.M. After a 3-hours’ full load test run the 
temperature of the machine had hardly risen above normal; 
it ran quite sparklesslv, and indeed it seemed difficult to 
make it do anything that it should not do. There was no 
change in speed, and it continued to take its load without 
protest, even when the field circuit was broken. The Martin 
rotary converter is designed on novel lines; high voltage in 
the shunt fields when starting is eliminated by means of a 
damper ring which is introduced between the armature and 
the pole pieces as shown in fig. 3. The ring acts as a mag- 
netic screen for the armature flux, diverting it through the 
magnetic circuit of the damper ring instead of the magnetic 
circuit on which the shunt fields are placed. The damper 
ring forms a continuous laminated magnetic circuit from pole 
to pole, and has alternate slots and squirrel-cage bars on its 


inside periphery. 


Fic, 2.—Tur “* ALL-NITE-LITE ”’ 


The riveling or welding of these bars to 
the copper end rings gives this improved converter the starting 
characteristics of an ordinary induction motor, and prevents 
hunting when once in step and under load conditions. The 
apparent paradox in the construction of the magnetic circuits 
is the secret of the machine’s success. The continuous iron 
laminations of the damper ring would seem to short circuit 
the flux from the field poles, but in reality this is only true 


Fia. 3..—CoMPONENT Farts or Martin Rotary. 


when starting up, and is necessary to prevent high voltage in 


the shunt fields. In the slots of the damper ring is placed a 
small portion of the shunt windings which prevents magnetic 
leakage from pole to pole when the rotary falls in step. Any 
desired voltage regulation, from the characteristics of a shunt- 
would to those of а compound generator, can be obtained 
from this converter by proper design of the series winding 
which is placed in the slots of the damper ring midway be- 
tween the pole centres. This winding also maintains Ше 
power factor of the rotary under load conditions. The con- 
verter will not run away on account of the fact that the 
series winding is placed on a separate magnetic circuit: from 
the shunt winding, and the ratio of the ampere turns is 
such that there is no possibility of the tlux from the series 
winding overcoming the stronger flux in the magnetic circuit 
of the main shunt fields. The steel field frame is made with 
inwardly projecting poles on which the shunt fields are placed. 
The pole pieces are bored out so as to form a driving fit for 
the damper ring which takes the place of the pole shoes on 
an ordinary machine. 

Regulation of the p.c. voltage where necessary, say, for 
such purposes as battery charging, is effected in a simple 
and efficient manner, namely, by means of selector or regulat- 
ing switches connected to tappings on the transformer which 
feeds the rotary: 25 to 334 per cent. regulation can be obtained 
in this way without any resistance loss. For kinema work 
the same transformer may be used to give a stand-by supply, 
thus saving the cost of a specjal transformer for the purpose. 
A machine of this tvpe is claimed to be much more efficient 
than a motor generator set, and as it runs with a slightly 
leading power factor, it is a desirable machine from a supply 
authority's point of view. 


The C. M. I.“ Magneto. 


The C. M. .'“ magneto (fig. 4) manufactured by the 
GENERAL ЁКлкстнїс Co., ID., 67, Queen Victoria St., E. C. 4, 
although not exactly new. having two or three years of war 
service to its credit, deserves mention as an efficient ignition 
device. It is particularly applicable to heavy car or lorry 


ey MANET pr D: 
r 
— i. — 


Fic. 4.—THE OC. M. I.“ MAGNETO. 

engines on account of its uniform spark over the full range of 
adjustment, thus obviating the use of a separate battery 
ignition system for starting. ‘The armature is supported on 
two high-grade ball bearings, and the outer ball race 18 
adjustable for wear. The distributor gear shaft is also in an 
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adjustable bronze bearing lubricated by means of & wick 
immersed in an oil well. The condenser is composed of inter- 
leaved mica and tinfoil tested at 500 volts a.c. The contacts 
are made of a low resistance, hard wearing alloy of platinum 
and iridium. The magneto possesses a high finish, and is 
practically waterproof. 


New Gas-filled Lamps. 


An important advance in the art of electric lighting is 
announced by the BnirisH THOMSON-HoUSTON Co., LiD., 
Mazda House, 77, Upper Thames Street, E.C.4. The costly 
research and experiments that led up to the production of the 
Mazda ” gas-filled electric lamp іп 1914 have been continued. 

It was recognised that the utility of the large sizes of the 
gas-filled lamp 100 watts and upwards) was confined to the 
illumination of wide areas, and householders and small shop- 


Fig. 6.—60 watts, 200-260 volts. 
* MazbA " GAS-FILLED LAMPS. , 


Fig. 5.—40 watts, 100-120 
volts. - 


keepers had to be content with the vacuum tvpe. Now, 
however, economically successful gas-filled lamps of smaller 
sizes have been developed, and a wide sphere of use is pre- 
dicted for them. These new Mazda lamps are shown in 
the illustrations herewith. Fig. 5 is a 40-watt, 100-130-volt 


lamp, and fig. 6 а 60-watt, 200-260-volt type. The dimensions 
of the 40-watt size are 22 in. diameter and 43 in. long, and 
the larger size is 23 in. in diameter and 51 in. long. 


Electric Tire Inflator. 


MESSRS. GARAGE '' SERVICE " EQUIPMENT, LTD., have supplied 
us with details of a new British tire inflator, the '' Garso 
Junior ” (fig. 7), designed to operate from an ordinary 12 volt 
accumulator. This is a self-contained unit comprising a 1-H. p., 
12 volt motor, and a compressor measuring 1# in. square, which 
will pump 1,000 cu. in. of free air per minute, and is capable 
of starting up against a pressure of 150 lb. per sq. in. The 
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Fig. 7.— ELECTRIC Trre INrrATOR. 


motor 1s fan-cooled, the commutator being easily demountable. 
The brushes are barried in two guides mounted on a ring con- 
tact, being maintained by two flat coil springs. The air is 
pumped through a small orifice into the air chamber, where 
it expands and cools, all oil, &c., being expelled. A pressure 
gauge registering from zero to 160 lb. is fitted. Tt is claimed 
that the device will inflate an 875 mm. by 115 mm. tire froin 
flat to a pressure of 90 lb. per sq. in. in 8 min. 42 eec. 


ELECTRIC RAILWAY CONTACT SYSTEMS. 


By SIR PHILIP DAWSON, M.LE.E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 
(Concluded from page 61.) 


In connection with the electrification of the Brighton Rail- 
way there is one section on the South London line over which 
there is practically no steam traflic, and which is practically 
entirely operated electrically, whilst on the other electrified 
sections there exists in addition to the electric service a very 
heavy steam service, which during the years of war was 
exceptionally increased owing to the abnormally heavy muni- 
tion traffic handled by the Brighton Railway. 

As will be seen from the following diagrams which have 
been taken from very caraful records kept during the last 
ten years, the maintenance costs and renewals of the overhead 
construction are very largely affected by steam operation. 

The efficiency of the overhead system as regards the very 
small number of defects and delays arising therefrom is shown 
in fig. 2. 'The larger number of defects in 1911 and 1912 over 
those in 1913 is due to the fact that the Crvstal Palace line 
was opened in May, 1911, before it had been really properly 
completed, and the decrease in defects in 1913 is due to these 
having been remedied. The rise after 1914 is entirely due 
to the war, owing to the heavy munition steam traffic over 
the Crystal Palace line. Even so the defects which caused 
delays exceeding half -an-hour are extraordinarily rare. 

Fig. 3 shows the percentage cf both the primary and secon- 
dary insulators renewed on the whole system per annum; 
whilst fig. 4 shows the total nuinber and percentage of primary 
and secondary insulators renewed on the South London and 
Crystal Palace lines. Not a single primary insulator has been 
renewed on the wholly electric section of the South London 
line. Considering that there are altogether 7,000 primary 
and 14,000 secondary insulators, the result shown can be con- 
sidered to be eminently satisfactory. 

Fig. 5 shows the percentage of trolley wire renewed on 
the whole of the overhead system since it was first operated 


electrically in 1909. The wear of the trolley wire is largely 
if not entirely dependent on the amount of current collected. 
This is borne out by the actual measurements carried out 
during the last ten years, the results of which are recorded 
in fig. 6. The wear on the trolley wire where no current 13 
taken is nearly negligible. 

Fig. 7 shows the percentage of catenary and dropper-wire 
renewals during the last ten years. Here again the large 
increase in these renewals during the years of war is practi- 
aclly entirely due to the extraordinary heavy steam traffic. 
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Fic. 2.—OVERHFAD Drrrcrs Cavsiva DELAYS TO TRAFFIC 
WORKING EXCEEDING 3 MINUTES. 


Fia. 3.—PERCENTAGE RENEWAL OF PRIMARY AND SECONDARY 
INSULATORS PER ANNUM. 


The experience gained on the Brighton Railway, where very 
great precautions were taken in order to ensure absolute 


— — — ИТИЛ ИТТЕК =Т= == = т=з T ——————) rádÁ—Á——À—á——(À 


92 


~ 


THE ELECTRICAL REVIEW. 


[Vol. 87. No. 2,225, JULY 16, 1920, 


— —— äꝗ—ꝗũ! — — 


safety of operation, has shown that a simpler form of construc- 
tion and one which will considerably decrease the cost of 
construction and maintenance can be adopted, and one has 
been designed and tried, and will be employed in connection 
with any extensions which may be carried out. 


Сохросток RAILS. 


At the present moment there are three types of conductor 
rails in general use if we consider them from the point of 
view of form of current collection. | 

Over-running, where tahe shoe rests on the top portion of 
the rail, being kept there by means of gravity or springs. 

Under-running, where the current is collected from the 
lower surface of the rail, the rail being supported from the 
top, and the contact being pressed upwards by means of 
springs against the conductor rail. This system is not at 
present in use in this country, although installed to a very 
considerable extent in the United States and on the Con- 
tinent. 


SAE 
c 
|| 0 CAO 


Fig. 4. Fig. 5. 
FIG. 4.—INsuLATORS RENEWED ON ACCOUNT OF STONE- 
THROWING, ELECTRIC, MECHANICAL, AND STEAM CAUSES. 


Fia. 5.—PERCENTAGE RENEWAL OF TROLLEY WIRE PER ANNUM. 


Side-running, such as was designed and installed by Sir 
John Aspinall on the Manchester-Bury section of the Lanca- 
shire & Yorkshire Railway, where the current 1s collected 
from the side of the conductor rail by means of a collector 
pressed . laterally against the conductor rail by means of 
springs. 

Conductor rails have to be interrupted at crossings and at 
complicated portions of the track, and in order to enable 
trains to leave and again make contact with the conductor 
rail at high speed either vertical or lateral ramps have to be 
installed to bring the collector shoe into gradual touch with 
the conductor rail. 

Jumper cables have to be provided in order to connect elec- 
trically the different sections of the conductor-rail system, 
and experience has shown that where possible these should 
be laid either above ground or on the surface, so as to be 
easily accessible from the point of view of repairs and main- 
tenance. Provision has also to be made by means of section 
switches to sectionalise the conductor rail so as to be able 
to Isolate portions of it when required, in order to renew or 
repair portions of the track or in case of derailment. 

The shape of the conductor varies very much, and no 
standard exists for this at present, neither has any standard 
vet been definitely adopted by all railways for the height or 
actual position of the conductor rail. 

The rails must be of & special chemical composition so as 
to give the highest conductivity consistent with durability. 

Referring to the question of gaps, with pressures up to 
1,300 volts, no very great troubles with over-pressures have 
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Fia. 6.—RELATIVE WEAR ON TROLLEY WIRE. 
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an overhead construction to carry an overhead conductor rail 
has had to be installed. | 

With conductor rails operating at 600 volts, experience has 
shown that under normal condiuons no protection is required 
or advisable, and, in fact, there are many cases where such 
protection having been originally installed has now been re- 
moved, not merely to reduce the cost of maintenance, but 
because it has been found that a conductor rail without such 
protection formed a smaller obstruction to the operating staff 
than a protected one. Notwithstanding the great mileage so 
far installed, the number of fatal accidents due to persons 
coming into contact with the conductor rail is very small, and 
such accidents have more generally occurred in the case of 
trespassers than of eiuployés. 

Where, however, a pressure of 1,200 or 1,500 volts is in use, 
the conductor rail must be protected, and а very suitable forin 
of protection for a side contact has been adopted by the Lanca- 
shire & Yorkshire Railway on their Manchester-Bury section. 

The most suitable material for this protection in this country 
has been found to be Jarrah wood. 

Whilst on certain railways in certain cases it bas been 
"found necessary to anchor the conductor rail, experience on 
other lines seems to show that this is not always either neces- 
sary or desirable. 

Insulators at present in general use are made of porcelain, 
earthenware, '' Siluminite," reconstructed granite, and various 
other substances, and the normal spacing is in the neighbour- 
hood of 9 or 10 ft. apart. 

The only serious delays which have so far been caused in 
this country in connection with the eonductor-rail system аге 
in the case of those railways where top contact is made when 
abnormal weather conditions have caused the rail to be covered 
with a layer of ice. So far this difticulty appears to have been 
overcome either by under-running or by side-running. 

As regards the question of wear and tear, 1t 1s very diflicult 
owing to the varying conditions of climate, operation, and 
location, to come to any definite conclusion, but experience 
in the open air on the Metropolitan District Railway would 
seem to indicate that the loss of rail due to wear and tear 
and corrosion may be taken at something like 1 lb. per yard 
per annum, half of which is due to wear, and the other halt 
to corrosion. 

So far as the systems of conductor rail adopted in this 
country are concerned, it may be said that there are two 
definite principles at present in operation, and a third has 
been proposed. In the case of the Metropolitan and the 
Metropolitan. District. Rallways, owing to the fear of the drop 
in the return circuit being limited to such a figure by the 
Board of Trade as to make it difficult to realise with an 
ordinary track rail return, these railways have adopted double 
conductor rails, one positive and the other negative, the track 
rails not being utilised as a part of the return circuit. This 
arrangement has brought about certain defects in connection 
with insulation of the apparatus on the trains, particularly 
when the negative conductor rail becomes earthed from any 
reason, due to over-pressures. ‘The necessity of using two 
insulated conductor rails obviously increases both the capital 
and maintenance costs of the conductor system. 

The other systern 1s that adopted by the North-Eastern, the 
Lancashire & Yorkshire, and the London. & South-Western 
Railways, and is one where only one insulated conductor rail 
is employed, the track rails being utilised for fhe return circuit 
elther with or without a supplementary bonded rail or return 
conductor. This additional rail is bonded to the track rails, 
and serves merely for carrying current, and is not Insulated 
from earth. 

With a view to getting the benefit of 3,000 volts pressure, 
but at the same time not having to utilise anv motors wound 
for a higher pressure than 1,500 volts, and in order to do 
away with any large currents returning through the track 
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Fia. 7.— PERCENTAGE RENEWAL Or CaTENARY WIRE PER ANNUM. 


so far been encountered owing to contact shoes making and 
breaking contact, and it 1s quite possible to coast over lengthy 
gaps where multiple-unit trains are used. This becomes ditti- 
cult, if not impossible, where electric locomotives are used 
to haul heavy loads, and where a gap would mean a complete 
iuterruption of energy to the train. [n order to overcome this 
difficultv both on the New York Central and Hudson River 
Railroad and on the Pennsylvania Railroad, on complicated 
sections where the conductor rail has had to be interrupted 


rails, Mr. Raworth, the electrical engineer of the South- 
Eastern & Chatham Railway, has proposed the adoption of a 
conductor-rail system requiring two insulated conductor rails 
per track, the track rails serving as a neutral. А similar 
system has been running for some years on the Nord-Sud 
line in Paris, which operates with an overhead conductor and 
insulated conductor rail, the difference of potential between 
these being 1,200 volts, and the track rails serving as neutral 
of a three-wire system. 
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The permissible voltage drop in the earthed return is the 
most important factor in the case of direct and alternating- 
current systems of traction. 

At the present time there have been very considerable de- 
partures from the original standard as dictated by the Board 
of Trade for maximuin voltage drop in rails of electric tram- 
ways where direct-current systems are concerned. The maxi- 
mum allowance of 7 volts imposed on tramwayg has compelled 
such railways as have electrified under parliamentary powers, 
and who feared similar regulations being imposed upon them, 
to install insulated return-current conductor rails. 

Other railways not so situated are operated with rail drops 
perhaps exceeding for short periods 20 times that figure. 
Either, therefore. the Board of Trade limit, as imposed on 
tramways, is unduly severe if applied to railways, or there 
is an amount of damage going on by way of electrolysis which 
must sooner or later involve considerable trouble. 

Since sub-station distance, and, therefore, the economic 
operation of direct and alternating current systems, are 
directly affected by rail drop, a time seems to have arrived 
when some decision should be taken on this point. The 
anomaly of one railway being afraid of being limited to а 
7-volt drop while another is unrestricted should be removed. 

At one time it was considered that a.c. had no harmful 
effect ав far as electrolysis was concerned, and in any case 
this effect is very ysmvall compared with D.C. 

The Board of Trade has recognised that a higher pressure 
drop can be admitted with alternating than with direct cur- 
rent. The first regulation laid down was 900 volt-minutes for 
а period not exceeding 10 minutes, which means that for short 
periods the drop may be twice as ‘much. The question of cost 
is very largely governed bv the number of sub-stations, and 
this in its turn is governed by the maximum drop allowed in 
the tract return. 

The limitations of rail drop are. therefore, governed bv 
considerations of economy and of inductive effects. The latter 
have not proved by anv means во troublesome ав had been 
prophesied, the effects of rail impedance being largely counter- 
balanced bv the comparatively small current transmitted in 
the A.c. system. 

It is not the intention of this paper to make anv comparison 
between the merits of conductor rails and the overhead 
svstem, but merely to give information. It is, however, 
obvious that the presence of a charged rail near the track 
must increase the cost of maintaining the permanent way. 


JOINT ELECTRICITY AUTHORITIES. 


WEST OF ENGLAND (Grour E. 8). 


A MEETING of authorised undertakers, representatives of 
County Councils, &c.. concerned in the scheme for the supply 
of electricity. was held at Bristol on Julv 6th. 

The Lord Mavor of Bristol (Mr. J. T. Francombe) welcomed 
the representatives, and expressed the hope that their de- 
liberations might be crowned with success. 

Mr. H. Farapay Proctor (Bristol Corporation Electricity 
Department), 
of thanks to the Lord Mavor. He stated that they were met 
to consider the submission of a draft scheme to the Electricity 
Commissioners for the establishment of a joint electricity 
authoritv in the West of England, as stipulated in the Elec- 
tricity (Supply) Act, 1919. The Organising Committee which 
was appointed at a general meeting of various authorised 
undertakers held on January 2nd, 1990, had put forward this 
draft scheme, which was not a scheme for affecting or secur- 
ing any financial advantages from any particular alteration 
in the area. Section 5 of the Act required a scheme for the 
improvement of the existing organisation for the eupply of 
electricity, but from certain letters he had received it appeared 
that there was some misapprehension on this point. Some 
appeared to have expected an engineering scheme which dealt 
with what generating stations it was proposed to construct 
or abolish. That was altogether outside the scheme. The 
authority had to be appointed; when this was done thev 
could get to work and formulate their scheme. Regarding 
Herefordshire, this area was included at the request of the 
Commissioners, and not by the decision of the Organising 
Committee. The financial clauses of the proposed scheme 
were modelled on those proposed for the new Act. It was 
absolutely esseutial to have power to raise money. and to have 
facilities to raise it as cheaply as possible. The scheme dealt 
with the levving of a deficiency rate. The chief reason for 
putting that into the scheme was not because the Organising 
Committee considered that the undertaking would not 
self-supporting, but to provide a better securitv for the lenders 
of money. The scheme was not binding: it would have to 
go hefore the Commissioners, who might make amendments, 
and it would come back to them for further consideration. To 
facilitate discussion, he suggested the consideration of the 
scheme in sections, and moved that pages 1 to 15, together 
with Schedule 2 be approved and adopted. 

Colonel Russet Kerr (Glos. County Council) stated that 
his Council was favourably disposed towards the scheme, and 


prior to taking the chair, moved a hearty vote . 


was inclined not only to come in, but to come in with finan- 
cial responsibility if it could be assured on one or two minor 


Mr. F. Lynpen Cooper (Monmouth County Council) inquired 
whether County Councils forming parties to the scheme 
would have equal liabilities. 

Sir Harry НАтт (Chairman, Bath Electrical Committee) 
said he differed from the premises arrived at by the chairman. 
He considered the first duty of the Organising Committee was 
to devise a scheme which was going to comply with Section 5 
of the Act, viz., which would conduce to greater efficiency 
and economy in the generation and distribution of electricity. 
The committee had misunderstood the reference made to it when 
it was appointed. As it was, they had a scheme before them 
for providing the money necessary to run a scheme which 
was not before them. The sole object of placing electrical 
engineers on the Organising Committee was that they might 
have some information as to the practicability of the scheme. 
The scheme which was before them might have been very 
well done by the town clerk of Bristol without the assistance 
of the electrical engineer. He suggested that the proper 
course for the conference to pursue was to adjourn the meet- 
ing, instruct the Organising Committee to prepare an en- 
gineering scheme, and ask the Commissioners to postpone the 
inquiry, and to that end he moved the following amend- 
ment :— 

That in the opinion of this Conference a scheme should 
be formulated for the grouping of districts eo as to conduce 
io the efficiency and economy of electricity, and that in the 
meantime the Commissioners be asked to postpone their 
inquiry so that the scheme may be presented. Also that the 
Commissionera be respectfully asked to extend the date for 
the making of objections or representations.” 

Alderman С. Stevens (Swindon) seconded the amendment. 

The Town CLERK or SwiNDOoN said his Council had given 
very careful consideration to the proposals put forward in 
the draft scheme. and desired to contribute in every possible 
way to the carrving out of the policy laid down by Parliament 
in the Act of 1919. but that did not say that a public repre- 
sentative body with its responsibilities to its conetituents 
should not examine very carefully, and in detail, any proposals 
that were made which committed them to financial liabilities. 
His Council would take strong exception to the powera sought 
for the levying a deficiency rate in the event of the scheme 
not being self-supporting. He drew attention to Clause 19 
which was practicallv copied from Clause 14 of the Bill now 
before Parliament. That Bill was not being proceeded with, 
and he considered it a source of danger to pass the scheme 
with that clause in. Clauses 19 and 25 were quite ultra vires, 
and he supported the amendment, as he considered more 
оно was desirable on some of the proposals put for- 
war 

Мг. F. Ұлкрів (Town Clerk, Bath) stated that he expected 
to receive some information nt this Conference of a special 
nature to enable them to arrive at a conclusion as to whether 
the scheme was practicable. Boundaries of areas had been 
defined without anv regard being given to the engineering 
possibilities of those areas. The Commissioners would expect 
hoth sides to be presented. and he considered they were riding 
for a fall in proceeding with the present scheme. 

Mr. R. Owen бЕАСОМВЕ (Town Clerk, Cheltenham) stated 
that the area which was included in the scheme was not the 
area selected by the Organising Committee. It was selected 
by the Commissioners. The idea of the Act was to widen 
the area of electricity supply so as to do away with a large 
number of smaller undertakings all working on different 
lines, and to get one area under one control to develop elec- 
tricity in a more efficient manner. If there were anv amend- 
ments desired in the scheme before them, they should be 
proposed. 

Mr. J. H. Epwanps (representing a number of smaller 
undertakings in the proposed area) said it would be much the 
better plan if speakers gave their attention to items of the 
scheme. Until the joint electricitv authority was formed 
nothing could be done. He strongly advocated the passing 
of the scheme, reserving any objections until the inquiry of 
the Commissioners. 

Mr. A. J. Howard (Taunton Electricity Department) said 
that Taunton was undecided as to coming into the West-of- 
England scheme. А joint authority was in process of forma- 
tion at Exeter, which was nearer Taunton than Bristol, 
although they were not keen on coming into either. 

Mr. E. T. Garpom (Gloucester County Council) corupli- 
mented Mr. Proctor on the production of the present scheme. 
Jt had been submitted to the Parliamentary. draughtsman, 
who had approved it. The Commissioners could alter the 
scheme if they thought fit. Objections could be raised at 
the inquiry. 

Mr. H. Farapay Proctor, in replying to the discussion, 
said that the responsibility. incurred was in proportion to 
voting power obtained. Personally. he thought it would be 
absolute folly for such а small committee as had been set 
up, assisted by a verv few engineers, to endeavour to give 
a report upon what should be done within the area during 
the next five, ten, or fifteen vears. This was the only scheme. 
He ought to make it quite clear regarding Beachlev and the 
Forest of Dean. No action had been taken by the Organising 
Committee directly. True, the Commissioners had asked 
him to take action on their behalf, but what had been done 
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had been done under Clause 18 of the Act (Interim Works). 
It was the Commissioners who had the matter in hand. The 
time was not opportune to consider the points raised by Sir 
Harry Hatt; but they had not been lost sight of. If Taunton 
thought it better not to be included, the Organising Com- 
mittee would raise no objection to the line being drawn on 
the near side to Bristol. If Hereford, Worcester, and Swin- 
don desired to remain outside, the Committee would not 
oppose them. The area as submitted was that of the Com- 
missioners, and not of the Organising Committee. 

On the amendment being put 2 voted for. 16 against, 19 
not voting. The chairman's resolution resulted in 20 voting 
for and 5 against. The remaining portions of the scheme 
were carried by a substantial majority in each case. 

Mr. F. W. B. Criprs (Gloucestershire County Council) urged 
the necessity of proceeding immediately with the transmission 
lines from Beachley to the Forest of Dean coalfields, and a 
resolution making representations to the Commissioners to 
that effect was carried unanimously. 

A hearty vote of thanks was accorded Mr. H. Faraday 
Proctor for presiding. 


LocaL INQUIRIES. 


With reference to the published notices dated as under of 
the provisional determination by the Electricity Commissioners 
of the following electricity districts :— 


West of England or Lower Severn, April 30th (Etec. REv., 
May 14th, p. 624; 21st, p. 646; 2th. p. 679); 

Mid-Lancashire, May 27th (Exec. Rev., June llth, p. 767); 

West Riding or Aire and Calder and South-East Lanca- 
shire, June 18th (Exec. Rev., June 25th, р. 815); 


and of their intention to hold local inquiries into the existing 
organisations for the supply of electricity in those districts, 
the Electricity Commissioners desire it to be known that any 
person wishing to make any objection. or representation with 
regard to the inclusion of any areas in, or the exclusion of 
any areas from, the districts so provisionally determined, 
should do so in writing, as prescribed in the said notices, 
and within the time specified therein. Anv bodv or person 
desiring to submit to the Commissioness a scheme for effecting 
an improvement in the organisation of the supply of elec- 
tricity in a district can obtain from the secretary, Electricity 
Commission, Gwydyr House, Whitehall, London, S. W. I. 
a memorandum on the preparation of such a scheme and 
information about the steps to be taken in connection with 
its submission. 
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TRADE AND INDUSTRY IN GREECE. 


Tue Commercial Secretary to the British Legation at Athens, 
in а report on the commercial and industrial situation of 
Greece, mentions that. subsequent to the signing of the armis- 
tice, industry in Greece made very considerable progress. A 
very considerable number of new factories were in course 
of erection or were projected. Amongst these were cotton 
spinning factories, wool manufactories, soap factories, oil 
inills, flour mills, &c. The leading industries, however, are 
the tanneries and soap factories, of which there are more 
in Greece than of other industries, and the greater part of 
the raw materials necessary for the carrying on of thesc 
industries is imported from abroad. During the latter part 
of the war, and until some time after the signing of the 
armistice, many important factories in Greece were unable 
to carry on at their regular output, or were obliged to shut 
down altogether owing to the shortage of fuel. A certain 
number managed to keep going in an unsatisfactory manner 
by using a mixture of wood and lignite. Amongst other 
results of the shortage of coal may be mentioned the greatly 
reduced supply of electric power, which was cut down to an 
absolute minimum for lighting requirements, and current 
for industrial purposes was for some time only supplied bv 
the Athens power station to such concerns as were absolutely 
necessary. Consequent upon this, a good many flour mills 
at the Pireus were obliged to suspend work. А further 
result of the coal shortage was the shortage of gas. There 
had been no gas available for domestic or industrial purposes 
since 1916, practically to. date, with a consequent disappear- 
ance of coke from the market. 

The war gave the Greeks ап opportunity for making the 
closer acquaintance of the British in general and of British 
goods, and the prolonged presence of tl British troops in 
her territory and of British ships in her ports and around 
her coasts, created а certain amount of unconscious pro- 
paganda, with the result that the Greek traders became 
exceptionally well-disposed towards Great Britain, and were 
prepared, on equal terms, to give her the preference in trade. 
The Exhibition of the Federation of British Industries held 
in the Zappeion at Athens from October Joth until November 
Od, 1919, gave British manufacturers the opportunity of 
bringing their products to the notice of the Greek buyers. 

The state of the Greek markets at the close of the vear 
could be regarded as exceptionally healthv. The countrv 
had become practically depleted of nearly all imported goude 


owing to the ordinary difficulties experienced in obtaining 
these during the war. The result of this was that prices 
advanced quite disproportionately, and practically any manu- 
factured goods which could be delivered found & ready sale. 
Importers and merchants made large profits, and consequently 
most of these became possessed of capital. 

The report states that after the signing of the armistice, 
the United States was first in the field of the Greek markets 
with her industrial products, as was perhaps to be expected, 
owing to the lesser degree in which her industries have 
suffered owing to the war, and in the early days after the 
armistice. In certain parts of Greece, Italy led the field in 
imports, and she made strenuous efforts to retain her hold. 
Later on, however, British goods, as the productive power 
of British factories recovered from their enforced cessation 
of work owing to the war, again obtained the lead in the 
Greek market. 

It is stated that if we are to maintain our trade supremacy 
it will be necessary for British merchants to study carefully 
the requirements of the markets. Quality and finish must 
be maintained, and consideration must be given in manu- 
facture to the particular requirements of the country, due 
to climatic conditions and custom. Further, in order to be 
successful, British traders must learn to accommodate their 
clients in the matter of quotations. It is not sufheient to quote 
goods at a certain price ex factory or even f.o.b. This con- 
veys nothing to the Greek merchant. What he wants to 
know is what the goods will cost him, delivered at Piræus, 
latras, or Salonica. Then he knows where he stands, and 
is free to make his calculations accordingly and go ahead 
with his business. Every effort should be made, therefore, 
by merchants to quote prices c.i.f. at a Greek port wherever 
possible. 

One of the reasons why Gernian goods, amongst others 
were so much to the fore in this country prior to the war, 
was that the German manufacturer did the thinking for his 
customer. For example, before the war, practically the most 
important engineering firm in Greece represented almost 
entirely German firms. On their being approached with a 
view to taking up British agencies, thev explained that they 
were perfectly willing to do so, but that in the past thev 
had represented German firms simply owing to the additional 
facilities they received from them. For example, when obtain- 
ing quotations for irm material for a reinforced concrete 
mill building for which they had obtained a contract to erect, 
the German firms when quoting for the material would sub- 
mit complete plans and specifications for such a building. 
The British manufacturer, unfortunately, will not do this. 
He delivers the iron rods or girders on rail outside his factory 
and there his interest in the transaction often finishes.” 

It may be said that the commercial and industrial poten- 
tialities of Greece are at present in the earliest stage of their 
development. Greece has never had an opportunity of de- 
veloping Macedonia, and numerous schemes have been pro- 
jected for the erection of mills, waterworks, and irrigation 
schemes, and the Greek Governinent is giving very serious 
attention to the development of the agricultural resources 
of these new provinces. 

The current of publie opinion in Greece at the present 
moment runs very much in favour of Great Britain, and it is 
a very opportune moment for British manufacturers to take 
advantage cf this in order to open up trade relations with 
this country. 

The system of credit in force previous to the war has of 
necessity been very much modified owing to the altered 
conditions obtaining. In the old days foreign firms were 
quite content to forward their goods to Greece on terms of 
30, 60, or 90 daxs' credit, but the terms in force to-day are 
usually those of part cash with order, and balance payable, 
either against shipping documents in England, or through 

v bank on arrival of the goods in Greece; or, and this per- 
Kare in the majority of cases, by confirmed letter of credit. 
The Germans are not yet in a position to give protracted 
credits, but certain American firms of general export agents 
have already circularised importers here broadcast, offering 
the old terms of 30, 60, or 90 days’ credit. 

The general commercial status of the Greek trader has vastly 
improved of late vears. The Greek business man now realises 
that it is to his interest to build up a steady regular trade 
with the houses he represents, and by regularity and reli- 
ability in his dealings with foreign houses, to inspire con- 
fidence and thereby increase his trade. 

Chambers of Commerce have been formed within the last 
two vears in all the principal towns of Greece, under the 
immediate auspices of the Ministry of Finance. 

The most efficient manner of representation for British firms 
is undoubtedly that of appointing a local agent, with exclu- 
sive rights of representation over the whole of Greece or a 
certain portion. thereof. There are many reliable Greek and 
British firms, disposing of a fair eapital, who are anxious 
to obtain British acencies. Since the war a good many 
British firms have opened up offices here for the purpose of 
representing British manufacturers. As these firms mostly 
dispose of competent native travellers and аге in close touch 
with the requirements of the market, this would undoubtedly 
appear to be the most practical means of representation for 
British firms in this market. 

Tf British firms wish to improve their business in these 
markets they should not lose sight of the necessity of sending 
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out their representatives or travellers regularly, and of supply- 
ing Шеш wih a fair range of their samples and ample adver- 
tising matter, if possible, in the vernacular. 

Another important point, which can be once more reiterated, 
is the necessity for quoting prices in the metric system and 

using franes and kilos or metres when quoting, as the Greek 
merchant, with few exceptions, is befogged by quotations in 
#. в. d. and avoirdupois. 

Those who are interested in developments in. Greece should 
obtain. this report wherein are given names and particulars 
of shipbuilding and other works, railways. &c., and a good 
deal of information respecting social conditions and trade 
statistics, 


TRAMWAYS AND LIGHT RAILWAYS 
ASSOCIATION. 


ON the 2nd inst., the twenty-third ordinary general. meeting 
of the Association was held at Caxton Hall, Westminster, 
Mr. R. J. Howley, C.B.E., M.Inst.C.E., vice chairman, in 
the chair, when the Council's report and the accounts for 
1919 were adopted. New members of Council for the ensuing 
year were elected as follows :— 

* W. G. Bowden Smith, A. L. Barber, Fred Coutts, E. Н. 
Edwards, H. England, A. L. C. Fell, L. E. Harvey, Н. 
Holliday, Councillor R. Mayne, W. B. Pickering, *W. Shearer, 
C. J. Spencer, Н. L. White, *A. W. A. Chivers, *P. М. 
Raffdale, *J. C. Whiteley, *J. A. Forde, E. R. Soames, C. G. 
legzetmeier. The names marked with an asterisk are those of 
members that have been newly elected in. place of others who 
have retired by rotation. The chairman and vice-chairman 
have not yet been nominated. 

Following the meeting the twelfth Annual Congress was 
held, at which the first paper presented was that by Mr. 
C. J. Spencer, O. B. E., entitled Some Notes on Transporta- 
tion in America." The author said that his recent visit to 
the United States was an unqualified success from the point 
of view of the exchange of experiences with the very friendly 
American tramwayinen. After. touching upon the financial 
position of undertakings, flat fare v. zone system, operating 
costs, double-deck v. single-deck cars, English and American 
practice in rolling stock (the Americans had made considerable 
progress аз compared with conditions in this country), '' pay 
as you leave," one-inan safety саг, coupled cars and Deal 
loads, schedules, labour conditions, and maintenance and 
labour-saving devices, Mr. Spencer concluded. by saying: 
‘Generally, I cune back impressed with the idea that there 
is room for considerable improvements in our methods in this 
country. 

“Оп the other hand, I did not see very many indications 
of fundamental changes in tramway evolution and operation. 
I believe much remains to be done to improve the electric 
tramcar. We are all concerned with the excellent develop- 
ment of the internal combustion engine type of street ра 
senger-carrving vehicle, and we cannot be blind to the possi- 
bilities of the future. It must be remembered that we have 
very considerable advantages in possessing а steel rail and 
the consequently large carrying capacity unit, in addition 
to an almost unlimited supply of power per vehicle and. the 
unrivalled qualities of an electric motor for traction work. 
Much can be done to meet the development of the motor 
‘bus, but we must get down to fundamental design and scrap 
the idea of fixing trolleys, motors, and controllers to horse 
cars. I found our colleagues in the States very much alive 
to the necessity of progress in design, but most of the tech- 
nical details did not differ materially from our own. 

“We have in this country generally been first in really 
new ideas. I am sure that in the tramway world we should 
endeavour to regain our lead, and | hope the time is not too 
remote when our American friends are coming here to see 
the latest in. transport practice.” 

Mr. P. J. Pringle, XI. I. E. E.. 
“ Опе-нап Cars. Rail Sections, Corrugations, Differential 
Wages, and Depreciation Allowances, Пош Australian Ex- 
perience.” After reference to the wide adoption and success 
of one-man cars in the U.S.A., the author brietly described 
his own system of one-man car operation, remarking that the 
adoption of these cars had led to a marked reduction in plat- 
form accidents, and a reduction of 40. per cent. in the cost 
of insurance against third-party claims. The system could be 
applied to existing rolling stock. 

The paper dealt at length with the subject of rail sections 
and the coning of rail and wheel treads. It said :— 

"An increase in the coming of rail treads bv wear ad- 
mittedlv shortens the life of a rail: therefore, why not post- 
pone this coning effect as much as possible by starting off 
with flat rail and wheel trends? T. would suggest that the 
Rail Standardisation Committee should suspend their present 
proposals, and that careful tests on several systems be made, 
as follows: (1) The extent of side swaving of the cars on 
avsterns both with badly and lightly coned trends and wheels 
compared with wheels turned up with flat treads; (2) that 
current consumption tests should be taken in the tests above: 
(3) that if any undertaking is to-day running with an original 


followed with his paper on 


flat-ratl tread in conjunction with a flat- wheel tread, the 
resultant coning of the rails should be carefully investigated.” 

After alluding to "differential wages," which principle is 
accepted by many of the Australian trade unions, the paper 
passed on to depreciation. Mr. Pringle showed curves of 
his own design, and &ud that 5 per cent. depreciation on 
diminishing values has in the past been allowed on all power- 
station plant, this procedure being the sume as that in force 
here. ‘This percentage 1s also allowed to any factory or works 
working approxinately 305 days per annum (Sundays and 
holidays excluded) on the basis of 48 hours per week. It is 
obviously inconsistent and unfair to only grant the same 
allowance to undertakings which run continuously all the 
year round. The Federal authorities have courteously con- 
sidered this aspect, and now grant 10 per cent. depreciation 
on diminishing values for all power station plant and 5 per 
cent. for all tramcars. With the enormous increase in the 
replaceinent cost of assets which compose our tramway and 
electrical undertakings, it is obvious that the old depreciation 
allowances want entire revision. If the replacement cost is 
double the original, then a 5 per cent. allowance 1s really 
only equivalent to 21 per cent.; otherwise it assumes that 
the life is now double what it used to be. 

Both papers were briefly discussed, and the Congress ter- 
minated in thue to allow members to change and reassemble 
for the annual dinner which was held the same evening at 
the Connaught Rooms, Kingsway. 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 

0 


The Protection of Transmission Lines Against Lightning. 


It is seldom that one comes across really reliable information 
regarding the protection, against lightning, of H.T. transmis- 
sion lines. 

Various types of arrester, whose makers claim immunity 
from lightning "trouble by their adoption, are on the market, 
but many engineers out East are still looking for a satis- 
torv protective device. 

As H.T. lines are now common to all parts of the world, 
I wonder if any reader has useful experience of arresters 
in а really bad district. I believe that opinions, openly ex- 
pressed in these columns, would be greatly appreciated by 
many engineers. As a base, I would suggest a 6,600-volt, 
phase, 50-cvcle installation, with star connected generators 
(unearthed neutral) feeding direct on to the line, and supply- 
ing, at a distance of ten miles over hilly country, 6,000 ft. 
above M.S.L., oil- cooled step-down transformers, delta-con- 
nected on the H.T. side, and star on L.T. —unearthed neutral. 


India. Capricorn. 
June 10th, 1920. 


[Much valuable information on this subject has emanated 
from the engineers controlling transmission systems in the 
Transvaal, where the conditions are very severe, and we have 
summarised it from time to time in our pages. The Proceed- 
inga of the American Institute of Electrical Engineers also 
contain many papers on lightning arresters and their be- 
haviour.—Ens. Erec. Rev.] 


What is the Contractor Doing? 


I note the remarks of Mr. J. B. Epstein in. your current 
issue, and would like to know what possible chance the 
British manufacturer. has “ in the great race for the home 
trade which has still got to be won ° under present circum- 
stances. In a number of the large towns in this country at 
the present moment displays of appliances, and particularly 
electrical heating and cooking apparatus, of American manu- 
facture, may be noticed. Secure in his home market, the 
American manufacturer is now ‘ dumping” his goods into 
this country, utilising the premises of complacent contractors 
and others on terms of sale or return. While American goods 
are admitted practically free of tax into this country the 
poor British manufacturer is groaning under the E.P.D., 
income tax, lack of raw material and capital, such ак to 
render it practically impossible for him to succeed in holding 
his own, let alone capturing the British home market. 


British Manufacturer. 
July ith, 1920. 


The Electro-Deposition of Iron. 


Regarding the article which appeared in the Et reTnRICAT, 
Review, and the letter to the Editors published on June 2th, 
with reference to the process and its origin, the electro. 
deposition of iron is not something new discovered during 
the Great War. We do not claim to have originated electro- 
deposition of iron, but in the second edition of '' Canning'e 
Handbook on Electro-plating, &c.," published in 1903, par- 
ticulara of а recipe aud general working instructions were 
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given. Since then improved solutions and processes have 
been from time to time put on the market, while the electro- 
deposition of iron, as a commercial process, has been in actual 
practice in factories in this country continually for at least 


12 years. 
For W. Canning & Co., Ltd., 
ARTHUR B. CANNING, 
Director. 


Birmingham. 
July 19th, 1920. 


The E.P.E.A. 


Will Mr. Jones, the general secretary of the E. P. E. A., 
explain why menibers аге not excluded when they have 
proved themselves to be blacklegs? I am referring to those 
E.P.E.A. members at the Scottish Central Electric Power 
Co., who have not been paid in full the £30 bonus award 
granted to the E.P.E.A., and who sooner than adopt the 
strike policy have decided to go without this said bonus, 
although at the time the bonus award was given, they were 
all joyfully expecting the payment of this award. A good 
deal can be said about the methods adopted by the manager 
of this company, due to a great extent to the action of the 
E.P.E.A. members. Is it fair that when bonuses are granted 
E.T.U. menibers must fight alone to obtain them, and, when 
obtained, that the E.P.E.A. members should receive the 
same afterwards? E.T.U. members in general believe in 
amalgamating with the E.P.E.A., but actions as above men- 
tioned tend to make it impossible. 
Celt. 


July Vth, 1920. 


NEW PATENTS APPLIED FOR, 1920, 
(NOT YET PUBLISHED.) 


көзү expressly for this journal by Messrs. Sxrrow-Jowus, O'DELL AND 
TEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


16,834. '' Electric switches or liquid starters," Siemens-Schuckertwerke. 
June 22nd. (Germany, August 30th, 1918.) 

17,484. ''Sparking plugs." H. S. Cooke. June 28th. 

17,497. “ Device for working or driving electric light machinery, &c." 
J. W. Atkinson. June 28th. 

17.530. Ignition-timers for internaleombustion engines.” J. A. Holm. 
June 28th. : 

17,545. “ Electric regenerative control.“ British Thomson-Houston Co. 
(General Electric Co.). June 28th. 

17.556. Electric vehicles with storage batteries." А Couaillet. June 28th. 
(France, August 19th, 1919.) 

17,558. Manufacture of electric heaters." Hungarian Elekthermax Co. 
June 28th. (Hungary, August Z2nd, 1919.) 

17,564. “ Totally-enclosed electric | machines." Siemens-Schuckertwerke. 
June 28th. (Germany, 7th, 1914.) 

17,565: “ Dynamo-electric. machines," Siemens-Schuckertwerke. June 28th. 
(Germany, March 30th, 1916.) 

17,580. Maygnetos." Remy Electric Co. June 28th. (United States, 
December 17th, 1919.) 

17.581. Diaphragms for submarine signal transmitters." Atlas-Werke 
Akt.-Ges. June 28th. (Germany, July 20th, 1918.) 

17,583. © Electric fire and burglar alarms," F. W. Conway. June 28th. 

17,589. “ Electric heating bodies.” S. Sokal (Luftfahrzeugbau Schutte- 
Lanz) June 28th. 

17.590. ** Electrically-heated cooking plates." S. Sokal (Luftfahrzeugbau 
Schütte-Lanz). June 28th. 

17.591. Thermally-controlled  circuit-interrupters.”’ Igranic Electric Co. 
(Cutler Hammer Manufacturing Co.). June 28th. 

17,595. Manufacture of zinc cups for dry cells for pocket lamps, &c. E. L. 
Gaston. June 25th. (France, June Zkth, 1919. 

17.611. Sparking plugs." Soc. H. Trentelivres et Сіс. June 28th. 
(France, May 28th, 1914.) 

17,691. ** Means of ignition for internalcombustion engines, &c.’ 
June 29th. 

7,707. Electric lamp sockets," H. Kohn. June 29th. (France, January 
9th, 1917.) 

17.709. Electric repeaters.” Western Electric Co. June 29th. (United 
States, May 20th, 1919.) 

17.714. ''Spark-plugs." G. W. Noe. June 29th. 

17.723. Electrically separating dust from gases and vapours.” W. North. 
June 29th. (Germany, August 27th, 1917.) 

17.727. Protective covers. for electric ignition plugs." А. F. Evans and 
Roval National Lifeboat Institution. June 29th. 

17,733. “ Electrical connecting devices," C. J. Marsollier. June th. 
(France, February &th, 1916.) 

17,733. *'' Electrical connecting devices." C. J. Marsollier. June 29th 

17,735. “ Dvnamo-electric. machines.“ Siemens-Schuckertwerke, June 29th. 
(Austria, January 20th, 1916.) 

17.744. Apparatus for electrical treatment of gases." A Mond. Unter- 
national Precipitation Co.). June 29th. 

17,747. '' Means for safeguarding electrical recording and measuring in- 
struments against fraud.” G. M. Daniels. June 290th. 

17.760. “ Process of electrolytically working concentrated ores ог allovs 
containing copper and nickel." P. Goldberg. June 29th. (Germany, July 
9th, 1918.) 

17.769. Electric switches.“ S. A. Bunn. June 29th. 

17.775. *' Electrical calculating machines." A. Greier. June 29th. 

17.822. ‘ Electric motor controlling switehgear." C. C. Garrard, M. Solo- 
mon, and W. Wilson. June 30th. 

17.843. Electric generators," J. M. and J. W. Torrance. June 30th. 


17.8149. Automatically-operated electric switch mechanism for kinemato- 
graph apparatus. J. W. Cliffe and T. R. Rutter. June 30th. 

17.857. Electromagnetic wave-receiving arrangements.” Ges., fur Draht- 
lose Telegraphie. June 30th. (Germany, May 6th, 1978.) 

17,874. [Ignition magnetos." E. A. Layton-Smith. June th. 

17.901. “Electrode for depositing molten metal." W. H. Boorne. June 
30th. 

17.946. High-tension transformers.” Siemens & Halske Akt.-Ges. June 
30th. (Germany, June 30th, 1919.) 

17.947. Vacuum apparatus." Siemens-Schuckertwerke. June 30th. (Ger- 
many, August 13th, 1915.) | 

17.948. Anodes for vacuum apparatus.’ 
30th. (Germany, October th, 1915.) 

17.982. “ Maximum and minimum cut-out switch for electric polyphase 
alternating current-circuits." V. Martinetto, June 30th. (Italy, October 
loth, 1915.) 


U 


J. Evans. 


Siemens-Schuckertwerke. June 


17,963. '' Emission and reception of submarine waves.“ P. Langevin. 
June 0th. (France, September 17th, 1918.) | 

17,967. *'' Means for fixing conducting wires to insulators.’ 
June 30th. 

17,975 and 17,976. Ignition systems for combustion engines." M. Polak. 
June 30th. 

17,980. ''Sparking plugs." Е. L. Rapson. June 30th. 

17,986. “ Automatic maximum switches.“ J. V. Balsley and A. Thode. 
June 30th. (Denmark, December 15th, 1917.) 

17,997. Electric logs." L. C. Eddy. June 30th. (United States, Decem- 
ber 4th, 1916.) 

18,013. ~“ Apparatus for electro-magnetically extinguishing are produced оп 
breaking of electric circuit." F. Krupp Akt.Ges. July 2nd. (Germany, 
June lith, 1919.) 

18,018. '' Electric switch operated by current of air." F. Krupp Akt.-Ges. 
July 2nd. (Germany, December 27th, 1918.) 

18.019. Arrangement for suppressing spark produced. on breaking a 
circuit having self-induction." F. Krupp Akt.-Ges. July 2nd. (Germany, 
October. 23rd, 1915.) 

18.026, ~ Apparatus for adjustment of distant continuous current motor.” 
F. Krupp Akt.-Ges. July 2nd. (Germany, March 16th, 1918.) 

18.028. Systems of conneetion for regulating strength of current in divi- 
sions of two-part divided-current. circuit," F. Krupp Akt.-Ges, July 2nd. 
(Germany, January 2nd, 1917.) 

18.057. Sparking plug." A. Chambers. July 2nd. 

18.070. Electrical indicators.“ J. H. Collings, M. J. Railing, and С. W. 
Saunders. July 2nd. 

18,073. Electric conduit boxes," M. J. iling and T. Taylor. July 2nd. 

18,074. “ Holders for electric incandescent lamps." L. В. Codd and C. 
Martin. July 2nd. | 

18,097. * Insulators." Ohio Brass Co. July 2nd. (United States, May 
29th, 1916.) 

18,119. “ Electric light fittings." R. Cox. July 2nd. 

18.139. Electric wiring system." D. M. G. Robinot de la Pichardais. 
Julv 2nd. (France, February 5th, 1919.) 

18.140. “ Regulating means for electrical machines." Soc. Anon. des 
Etablissements L. Bleriot. July 2nd. (France, February 20th, 1919.) 

18.153. “ Amplifying devices.“ Siemens & Halske Akt.-Ges. July 2nd. 
(Germany, October 25th, 1916.) 

18,154. '' Electrodes for vacuum apparatus.“ — Siemens-Schuckertwerke. 
July 2nd. Germany, December 7th. 1918.) 

18.168. Electric switches," H. Sachs. July 2nd. (Germany, March 13th, 
1919.) 

18.170. Dvnamo-electric machines.“ Lacknitzer Eisenwerk Ges. July 
2nd. (Germany, December 2nd, 1919.) 

18.193. Arrangement for testing lines, &c., in telephone plants.“ Relay 
Automatic Telephone Со. (G. A. Betulander and N. G. Palmgren). July 2nd. 

18,215. “ Magneto-electric generators," Quick Action Ignition Co. July 
9nd. (United States, February 17th, 1916.) 

18.220. Electro-capillary contrivances. A. Orling & Orling's Telegraph 
Instruments Syndicate. July 2nd. 

18.223. Apparatus for reception of electro-magnetic waves," A. E. J. 
Ball and I. H. Parsons. July 2nd. 

18,235. “ Continuous-current gyroscope motar. F. Krupp Akt.-Ges. July 
9nd. (Germany, November 18th, 1915.) 

18.240. Apparatus for finely-graduated regulation of a current strength.” 
F. Krupp Akt.-Ges. July 2nd. (Germany, August 2th, 1917.) 

18,241, “ Overload switches having a power-storing device.“ F. Krupp 
Akt.-Ges. July 2nd. (Germany, June 21st, 1917.) 

18.261. Arrangement for testing electrical gyroscopic firing apparatus.” 
F. Krupp Akt.-Ges. Julv 2nd. (Germany, January 2nd. 1919.) 

18.275. '' Mine signalling visual indicator." R. S. Gardner. July 9nd. 

18,307. “ Detection and production of compressional waves." R. A. Fessen- 
den. July 2nd. (United States, March 23rd, 1918.) 

18.313. Electric amplifiers." Siemens & Halske Akt.-Ges. July 2nd. 
Germany, July 7th. 1916.) 

18,314. ‘System for controlling relays for wireless high-speed telegraphy.” 
Siemens & Halske Akt.-Ges. July 2nd. (Germany, Mav 27th. 1919.) 

18.316. “ Electric arc-welding apparatus.“ Siemens-Schuckertwerke. July 
9nd. (Germany, July IIth. 1919.) 

18.322. Thermionic vacuum tubes," E. R. Stockle, July 2nd. (United 
States, June 13th, 1917.) 


, 


C. Romagnoli. 


PUBLISHED SPECIPICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


7 


1918. 


20.640. '' Metallic electrodes for use in electric arc welding operations.“ 
C. J. Holslag. December llth, 1918. (144.333.) 
20,999. “ Electro-magnetic apparatus for recording signals." E. S. Carey. 
December 16th, 1918. (144,337.) 
A919. 


2.990. Receiving or collecting devices ог mechanism for sound waves or 
vibrations.” DÐ. N. Browning. February 7th, 1919. (144,345.) 

4.218. Electric switches." J. A. Crabtree. February 20th. 1919. (144,352.) 

5.617. Electrically operated, engine starters for self-propelled vehicles and 
other purposes.” F. J. Gill. March 6th, 1919. (144,363.) 

5.624. “ Means for controlling or regulating dyname-clectric machines.’ 
F. E. Wilson, W. A. Shepherd, and Powell & Hanmer. March 6th, 1919. 
(144.371. 

dm Electric impulse motor." М. E. А. Baule. May 16th, 1917. 
124.42.) 

5.810. Earth connection for dissipating electric charges.“ E. Isherwood. 
March 8th, 1919. (144,376.) 

6.189. Method of making electrical. condensers.“ W. Dubilier. October 
30th. 1918. (134.517.) 

8. 133. Electrical fuses.” A. C. Wynne. April Ist. 1919. (144,419.) 

10.357. Control of power, absorbed in an electric. furnace." D. F. 
Campbell, W. S. Gifford, H. S. Waite, and G. E. Taylor. April 25th, 1919. 


, 


(144, 4:38.) B 
11.347. "Electrical water-heating apparatus." J. Е. Barr. May 7th, 1919. 
(144,446.) 


11,433. “ Bearings for electricity motor meters." J. Harris. May 7th, 
1919. (144.447) 

12.530. “ Illex wheel fittings for the trolley poles of electricallv-pro- 
pelled vehicles.” С. W. Mallins and J. P. Barker. Мах 19th, 1919. (144.456) 

17.902. Electric are furnaces. British Thomson-Houston Co. and Н. С. 
Hastings. July 17th, 1919. (144,503.) 

18.903. Combination sparking plug and inlet valve fittings for explosion 
engines.“ N. Herzmark. July 30th, 1919. (144.506.) 

19.108. '' Means for starting internal-combustion engines, adapted also to 
be used for generating electric current.“ W. S. Jeal. August. Ist, 1919. 
(144,509.) 

19.726. © High-tension distributors in magnetoelectric ignition machines.” 
Scintilla. September 28th. 1918. (133293) 

© G98, “Distributors for internal-combustion engines." S. S. Chenhall. 
September 8th, 1919. (144.521) 

292 646, “ Electrical indicators and the like." J. C. Wrighton and Edison 
Swan Electric Co. September 15th, 1919. — (144.525. 

25.305. Combined walking stick and  quick-firing automatic pistol.” 
H. J. P. Renard and B. Demarteau. October Toth, 1919. (144,540.) 

28.813. Method and apparatus for duplex cable signalling." L. Cohen. 
May 37th, 1919. (143, 8342 
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THE THERMODYNAMIC EFFICIENCY 
OF POWER STATIONS. 


THE public is periodically shocked by the announcement 
that the average power station converts only about 10 per 
cent. of the heat of the coal it uses into electrical energy. 
The inference is drawn that 90 per cent., more or leas, of 
the coal burnt is wasted, and that something must be 
seriously wrong to allow of such a reckless squandering of 
our irreplaceable national assets. Now the average power- 
station engineer, who tabulates his costs in thousandths of a 
penny, resents the imputation of criminal negligence with 
regard to economy, as he knows that he is ceaselessly en- 
deavouring to reduce his coal consumption by every means in 
his power. Yet he is confronted with the arithmetical fact 


that a consumption of, say, three lb. of 12,500-8.TH.U. coal 
per Kw.-hour, means the use of 37,500 B.TH.U. in the coal 
to provide only 3,412 B.TH.U. of electrical energy. Thus, 
whether he likes it or not, he is compelled to admit that in 
such a case, the efficiency of his station would be little more 
than 9 per cent. Efficiencies, or rather inefficiencies, of 
this magnitude demand explanations, The fact that, viewed 
from this standpoint, there is comparatively little difference 
between the performances of different stations, tends to 
exonerate the engineers responsible for their operation. We 
do not mean to imply by this statement that a consumption 
of 2 Ib. of coa] per Kw.-hour is not an enormously better 
performance than a consumption of 4 lb. per Kw.-hour. 
It obviously is, yet the difference, even between such 
apparently widely separated operating resulte, is only the- 
difference between the utilisation of 18:6 per cent. and 6:8 
per cent. of the total heat in the coal. If then the operat- 
ing engineer has comparatively so small a control over 
the proportion of the total heat of the coal which he can 
transform into electrical energy, where is the responsibility 
to be placed, or, as a more useful question, in what direction, 
if any, can greater efficiency be sought ? 

Before discussing this question, we may look at the 
matter from another point of view. It will be admitted 
that, under good operating conditions, boilers can be 
worked at 80 per cent. efficiency, or, in other words, 80 per 
cent. of the he eat of the fuel can be got into the steam. 
Now, a turbine maker will guarantee a machine of large 
size to convert, say, 70 per cent. of the available heat in the 
steam into electrical energy at the switchboard. Thus we 
have an overall combined efficiency of boiler, turbine, and 
generator equal to 56 per cent. of the maximum possible. 
This is a very different matter from the 9 per cent. which 
we arrived at by a previous calculation, although, of course, 
the operation of a power station involves certain losses other 
than those directly concerned with the boilers and main 
generating units. Nevertheless, whatever we allow for 
such losses, we are faced with the question whether 9 per 
cent. or 50 per cent. more accurately denotes the real 
efficiency of the station. 

The answer. of course, is that the first estimate takes into 
account the total heat that the fuel contains, while the 
second debita the plant with only the heat which is avail- 
able for use. To illustrate how important this difference 
is, we will assume that & station using coal of a calorific 
value of 12,500 B.TH.U. per lb., and working with steam at 
180 lb. gauge pressure and 100° F. superheat, is equipped 
w.th ideal boilers and turbo-generators which are theoreti- 
cally perfect and entirely free from any sources of loss. 
Assuming that the turbines work with a 28-in. vacuum, 
this ideal and ideally-operated statior will require about 
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0:948 Ib. of coal per Kw.-hour, so that only about 28:8 per 
Cent. of the heat of the coal is transformed into work. Ав 
we have made the assumptions that the boilers turn the 
whole of the heat of the coal into steam, and that the 
turbines convert the whole of the available heat of the 
steam into electrical energy, we see that in no case could 
any actual station, working uader the ваше thermodynamic 
conditions, attain an efficiency of 80 per cent. The trouble 
is that only а portion of the heat generated in the furnaces 
is really available for use, and the problem.of the power 
engineer resolves itself into two parts ; first, how to increase 
the proportion of the total heat which is available, and, 
secondly, how to increase the efficienoy with which this 
available portion is utilised. | 

. The availability of heat for conversion into work depend: 
only upon the range of temperature through which the 
heated substance works, and it is superflnous to add that it is 
independent of the natnre of the working substance. These 
facts should at once dispose of the foggy sort of idea held 
by many people, that the inefficiency of the steam plant is 
in some way due to the large latent heat of steam. If this 
were so, we could get better results by the use of a fluid 
with leas latent heat. But if one imagines such a fluid, 
having all the properties of water, except that its latent 
heat at all temperatures is, say, one-half that of water, and 
then calculates the efficiency of the Rankine cycle with such 
a flaid for the working substance, he will at once see that it 
would have no advantages. The large lutent heat of steam 
is, in fact, а benefit, in that it permits the bulk of the heat 
in steam to be taken in at the highest temperature of the 
cycle, and rejected at the lowest, so that most of the heat 
can work with the maximum temperature drop. ` 

The real factor which limits the availability of the heat 
ia th» fuel is that our actual working substance, water, 
is only used between comparatively narrow limits of 
temperature. Our furnace temperature may readily be 
2,500" F. higher than the condenser temperature, yet the 
temperature cf saturated steam at 250 lb. per sq. in. is no 
more than about 300" F. above the same final temperature, 
It is the degradation of the furnace heat to the temperature 
of the steam, which increases so largely the quantity of heat 
required for а given amount of work, for even though none 
of the heat be lost, its power of doing work is vastly 
impaired by this irreversible temperature change. We 
cannot raise the working temperature of saturated steam 
very much because the pressure rises so rapidly with 
increase of temperature. At 200 lb. per sq. in. the 
absolute temperature is 842 F., whileat 300 Ib. per sq. in. 
it is no more than 877° F., во that а rise of not much more 
than 4 per cent. in temperature has brought about а 50 per 
cent. rise in pressure. In order to obtain a greater working 
range of temperature, the steam may, of course, be super- 
heated, but we soon come to practical limits in thia 
direction, and it must also be remembered that we do not 
gain the efficiency due to the full increase of temperature 
range, because only а comparatively small amount of the 
total heat enters the working substance at temperatures above 
that of the saturated steam. 

In a paper on “ Power Station Design in Relation to 
Thermal Efficiency," recently read before the I.M.E.A. 
Convention at Bradford, Mr. I. V. Robinson expresses the 
opinion that steam at 350 Ib. per aq. in., and at a temperature 
of 700° F., is quite a practical proposition, and he thinks 
that in the near future we may see the use of steam at 
500 lb. per sq. in. superheated to 750° Е. He also con- 
siders that where cooling water at 55° F. is available, a 
29-in. vacuum can be commercially maintained. Taxing 
the above figures, we have for the two cases, available heat 
drops of about 469 B.TH.U. and 502 B. TH. v. respectively 
per pound of steam. Again assuming, ав before, ideally 
perfect engines and boilera, we should utilise only 35:5 per 
cent. and 37:3 per cent. of the heat in the coal, in the 
respective cases. Thus we see that the gain in possible 
efficiency of a steam plant is not very great, even when going 
to the practical limit with regard to pressure and tempera- 
ture. , Moreover, the fact that our boilers and turbines are 
not theoretically perfect makes the gain from these hich 
pressures and temperatures less than the theoretical 
amount, even supposing that the plant can be designed to- 


perform thermodynamically gs well under such conditions t 


as under less strenuous ones. Asa matter of fact, it is con- 
siderably more difficult to obtain high thermodynamic 
efficiency in a turbine which has to operate over a great 
range of steam pressure, than in one where there is less 
difference between the densities of the incoming and outgoing 
steam. Hence, in actual practice we stand to gain less by 
extreme pressures and temperatures than one might at first 
imagine. Supposing that a combined efficiency of boilers 
and turbo-generators of 65 per cent. can be reached, the 
thermodynamic efficiency of the station cannot then exceed 
about 25 per cent., even with the highest steam pressures 
and temperatures contemplated. | | 

If any really considerable advance is to be made towards 
the better utilisation of the heat of the fuel in power stations, 
it will only be by some radical change from existing practice. 
The boiler-plant and the steam turbine are now almost as 
near practical perfection as they can be. The dominating 
factor in the efficiency of any heat engine is the 
temperature range of the working fluid, and with steam 
ав our vehicle of heat, we seem to be well in sight 
of both ends of the possible temperature range. 
The suggestion to use mercury vapour for the high- 
temperature work and steam for the lower is attractive 
from the theoretical point of view, but it is impossible to 
say whether it will ever get beyond the laboratory stage. 
Nevertheless, if we are to use more of the heat of the fuel, 
we must, somehow or other, find a means of workiog with 
a higher initial temperature. The reciprocating gas engine 
is out of the question, ia view of the magaitude of the 
generating units necessary in & modern station, and one 
is driven irresistibly to the idea of the gas turbine. The 
prospect, however, of obtaining prime movers of this type 
in the near future is exceedingly problematical, so great 
are the constractional ditficulties. Meanwhile, all we cau 
do is to operate available plant in the most e:onomical 
manner, aud remember that the s:op2 for improvement in 
the working of the average power station is many times 
greater than the margin now. left to.the designers of boilers 
or turbines, MR 3 


Ir is with much pleasure that we 
draw attention to the opening of Mr. 
Н. H. Berry's ““ Electric House in 
an article elsewhere in this issue, for it 
represents the realisation of a scheme which, unaware of 
his intentions, we advocated over a year ago. 

The public are in sore need of help to cope with the 
difficulties of the times in the household ; they are will- 
ing to pay for that help, but they do not know thai it 
is available. The nation needs economy of fuel, labour, 
and food. Touclibutton House "' is a standing object- 
lesson of the ways and means by which the desired ends 
can be achieved ; it has been patiently built up by Mr. 
Berry and his expert assistants, with the enthusiasm of 
the connoisseur combined with the skill and judgment of 
the engineer, at a fabulous cost. It will achieve fame 
on its merits, and we believe that by its establishment 
Mr. Berry has done a signal service not only to the 
electrical industries, but also to the public. 

It may be argued by those who hold—we believe mis- 
takenly—that art is only for the wealthy, that such an 
exhibition appeals to the wealthy alone. This is not 
true; the benefits of electrical appliances in the home can 
be enjoved also by the less well-to-do, for the costly set- 
ting which Mr. Berry has provided for nis display is not 
a necessarv,acconipaniment of the all-electric system. He 
himself holds, in fact, that the svstem 1s applicable—on 
an economic basis—to the homes of the masses. ‘‘ Cen- 
tral heating, and electrical topping-up " are the car- 
dinal features of the system, for which economies of 
90 per cent. in labour and 50 per cent. in cost are 
claimed. We hope that the Housing Authorities will 
give earnest attention to the matter, and that it will 
not be long before similar electric houses are established, 
on а more modest scale of course, in all parts of tho 
country for the enlightenment of the pyhlip. 


** Touchbutton 
House." 
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Унах we recall past history as affect- 
Trade Marks. ing matters of copyright, and the men- 
tality of some of our American cousins 
upon this particular point, it seems something like 
Nemesis overtaking our friends on the other side of the 
Atlantic to find them suffering from piracy in connec- 
tion with trade marks. The offenders in this case are 
in South America, and the instance bears upon our 
recent editorial note on the recommendations of the 
Board of Trade Committee on the working of the Mer- 
chandise Marks Act with regard to international action. 
What has happened to the Americans in South America 
may well have—indeed in some instances has already— 
happened to British firms. А single firm in Rio de 
Janciro has registered under its own name more than 
forty well-known American trade marks in the engineer- 
ing trades. The moral, of course, is for all traders to 
register their trade marks in every country in the world. 
That, however, involves a good deal of trouble and 
expense, although neither should be shirked if the owner 
of а trade mark in his own country desires full pro- 
tection for his goods. The difficulties in the way of 
international action with regard to trade marks are pro- 
bably identical with those which have for so long stood 
in the way of international patents. To the ordinary 
observer it is not easy to see why there should be difficul- 
ties, because neither patentees nor owners of trade marks 
would expect to obtain their protection in foreign 
countries without payment, and it ought not to be 
beyond the wit of our politicians to arrange an inter- 
national system which would automatically give protec- 
tion in all civilised countries, by registration of the 
patent or trade mark in the country of origin of the 
applicant. In the business interests of the world some 
co-ordination of these laws ought to be а first considera- 
tion of Governments in order to put an end to the 
unscrupulous piracy now going on. Only а few days 
ago we heard it stated in public that the biggest enemies 
of the international patent were patent agents, because 
they see in it a reduction of their fees. We will not 
give the name of the gentleman who made this allega- 
tion, or the Institute of Chartered Patent Agents might 
start an action for libel, and at the same time endanger 
the goodwill between us and the Allied country to which 
this "leading man of industrial science belongs. Cer; 
tainly, however, the question of international action with 
regard to trade marks might be followed up more closely 
at once, as it is not encompassed by matters affecting 
priority, &c.. as are patents. The Board of Trade Com- 
‘mittee dealt with the difficulty to some extent, but did 
not get much further than a suggestion, and the efforts 
which have been made at International Conferences to 
effect greater uniformity of laws and procedure in the 
various countries should be energeticallv continued. 
Unhappily, the powers that be are too much engrossed in 
other matters to give attention to anything that will 
help trade, and the only advice we can give to holders 
of British trade marks meanwhile is to register them 
all over the world if they do not wish to see goods other 
than their own bearing the same trade mark and com- 
peting with them on the basis of the reputation they 
themselves have established. 


Ir has been understood for some 
Engineering months past that the engineering trade 
Wages. ünions intended that when their fusion 


into one big union became an accom- 
plished fact their united influence and strength would 
be brought to bear upon the question of wages. The 
claim was duly lodged asking for an advance of aix- 
pence per hour, the request being based upon the in- 
crease in the coet of living since the last demand was 
dealt with, upon the advances given to other trades, and 
upon the condition of the trade. The matter has been 
fully investigated: by the Industrial Court, and during 


the past week the award has been announced. The 
Court finds that the claims submitted have not been 
established. 

The attitude taken by the employers is that the ad- 
vances already made were adequate to meet the increase 
in cost of living since 1914; also that the position of 
the trade is such that any further advance in wages 
would be accompanied by grave risks of injury thereto. 

Àn important part of the award reiterates an opinion 
expressed by the Court when the last advance was made, 
namely, that an alteration in the cost of living, though 
of great importance, does not in itself, apart from 
other considerations, necessarily warrant any corre- 
sponding alteration in wages. The facts of the present 
situation, according to evidence submitted by the em- 
ployers, show that though the state of employment 
in the trade is still good, there are indications in some 
branches of the industry of a falling off in demand, 
and the Court is not of opinion that since the Jast 
decision was given, there has been such an improve- 
ment in the state of trade, or alteration of conditions, 
as to warrant a further increase in rates of wages. 

No doubt there will be a great deal of discussion of 
the finding, and the reasons for it, in industrial en- 
gineering centres. We trust that the decision will be 
weighed up dispassionately and with intelligence and 
foresight, and that the rank and file will not allow them- 
selves to be led by extremist sections. We have every 
sympathy with those who find the still rising cost of 
living adding to the burdens of life, but we believe that 
it is now becoming more generally recognised that con- 
tinuous additions to the wage burdens of industry, in- 
creasing the cost of production, cannot possibly find the 
way out of our difficulties, while there is the danger that 
а slump in trade may be occasioned—indeed signs of it 
are not wanting in certain trades now— which will pro- 
duce unemplóyment and distress, distress made increns- 
inglv acute because the cost of everything is so high. 

The pressing need at the moment is an all-round 
spirit of self-sacrifice and hard work—producing more, 
and therefore more cheaply. The conclusion may be 
unwelcome, but it is inevitable. Some day the lesson 
may have to be learned under more serious circum- 
stances, and we will hope for the good of the nation that 
the reception which this award will meet with will 
demonstrate a willingness to adopt а reasonable atti- 
tude, and face a lighter hardship now, in order to avoid 
п worse one later. 


ÀN interesting Statement on this ques- 

me о" tion appears in the annual report of the 

| French Thomson-Houston Co. The law 

limiting the working day to eight hours came into opera- 
tion in the middle of last year; it was caused by а 
reduction in efficiency exactly proportionate to this reduction 
for those working by the hour. On the other hand, the 
workman’s effort and the improvement in methods and 
equipment permitted of this reduction being compensated 
for in a certain degree, but still insufficient i in the majority 
of the cases of men engaged on piece work. An experience 
extending over nearly one year incontestably demonstrates, 
on the whole, that the eight-hour law has resulted, and will 
result, in a diminution of industrial efficiency. On this 
point—and at a time when tbe maximum production ів 
imposed as an imperious necessity—it is stated that the 
law was at least premature. Supplementing this statement 
at the recent annual meeting, M. Charles Laurent, chairman, 


_ remarked that the transport crisis, the difficulties in obtaining 


raw materials, the long strike in the metallurgical and 
mechanical industries in June last year, and the hastily 
voted eight-hour day. bad heavily handicapped production at 
the company’s works; yet, possibly, the company had 
suffered from the consequences less than others. The 
improvement in the equipment and methods »f working, 
and the extension where practicable of the system of double 


shifts. had rendered it possible to lessen to a certain extent 
the decrease jn efficiency resulting from the eight-hour 


law, 
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THE MANUFACTURE OF.WATER TURBINES IN 


ENGLAND. 


— 


The Products of Messrs. Sir W. d. Armstrong, Whitworth & Co., Ltd. 


INTEREST in hydro-electric matters has received much 
impetus during recent years, and we are not surprised to see 
the most important firms taking the matter up. To those 
interested in electrical development, it is indeed welcome 
news that the vast resources which were behind the building 
of battleships and ordnance should now become a ready 
support to the development of the water turbine industry of 
Great Britain, and to the development of water-power 
schemes in the Empire and in the world in general. 

The decision of the Armstrong group to take up the 
manufacture of water turbines, and to undertake complete. 
hydro-electric schemes, including all civil, hydraulic and 
electrical work, can only be considered a very wise one. 
The turbines will, in the first instance, be manufactured at 
the Germiston Works of Messrs. Armstrongs & Main, 


Ес. 1.—RUNNER OF 16,100-H.P. TURBINE AT RJUKAN. 


Glasgow, who are members of the Armstrong group, but 
they will have the support of all the works forming this 
important group. 

The commercial side of the business 
will be conducted by the H ydro- Electric 


Mo. бар. рө 


Section of the Civil Engineering and FA) OR E 


Contracting Department of Messrs. 
Sir W. С. Armstrong, Whitworth and 
Co., Ltd., of 8, Great George Street, 
ngs This arrangement is cer- 

у ап advantage, ав all those 
- fami iar with hydro-electric develop- 
ment will be, aware, since every 
scheme will be considered round the 
same table as an individual entity, and 
not as а composition of detached 
sections. In this way, technical cor- 
rectness will be achieved throughout, 
with all the advantages of economy and 
efficiency attendant on such an arrange- 
ment. 

But the maximum output from a 
given . water supply can only be 
achieved if the turbine is properly 
designed. The designs which Messrs. 
Armstrongs have decided to use, after 
a thorough examination of the whole 
question, are those of Messrs. Jensen 
and Dahl, of Christiania, Norway. 

A good idea of the kind of work 
which this firm has accomplished can be gathered from 
a mention of a few of the turbines which it has delivered 
in recent years, 


Below we give some noteworthy examples :— 


H.P, of Head No. of 

each set. metres. R.P.M. sets. 
A/5 Tyssefaldene .. 5,000 885 375 1 
Rjukan (No. 1 Plant) 15,000 278 250 1 
„ (No.2 Plant) 16,400 250 250 1 
A/S Bjolvefossen .. 12,000 847 375 1 
Vamma Power Co. 12,000 26 214 1 
13,000 26 214 1 
15,000 26 214 1 
Herlands Fossen Power 958 3,500 128 600 2 
Aarlifos ... 6,000 16˙5 187˙5 4 
A/S Saudefaldene... 1,500 282 375 2 
6,700 161 750 3 
A/S Traelandsfos... 8,000 22 214 1 
A/3 Skollenborg ... 2,750 16 250 3 


From this list it will be seen that high, medium, and low- 
pressure turbines are well represented, 
but special attention may be drawn to 
the Pelton wheel for Bjolvefossen, 
working under a head of 2,780 ft., as 
an example of the high heads with 
which this firm is able to deal. 

Fig. 1 shows the runners for the 
16,400-H.P. set installed in the world- 
famed plant known as Rjukan 2. 
Fig. 2 shows the complete turbine. 

Fig. 3 shows the 12,000-H.P. turbine 
for the Bjolvefossen Co., Ltd., com- 
pleted in the erection shop. 

Fig. 4 illustrates an excellent ex- 
ample of a low-pressure double Francis 
turbine in steel-plate casing, with 
an output of 13,000 H.P., as installed 
in the power plant at Vamma, Norway, 
which, when completed, will be one 
of the largest and most compact power 
plants in the world. A 16,000-н.р. 
set is now being constructed by 
Messrs. Jensen. & Dahl for the same 
company. The efficiency obtained 

on the 13,000-н.р. unit for this 
plant can be seen from fig. 5, and the favourable com- 


parison between this and the guaranteed efficiency should 
be noted. 
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Fic. 2.—COMPLETE TURBINE, 16,400 H.P. 


The main points in the design of turbines fall under two 
heads, namely, (а) Hydraulic, (% Mechanical. 
. It is difficult to see exactly how far the points coming 
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under the heading (а) are the result of the study of theory, 
and how far. of practice. More frequently than not, 


Fic. 3.—TURBINE FOR BJOLVEFOSSEN Co., 12,000 H.P. 


alterations in hydraulic design are an outcome of the 
combination of both, and as the Christiania firm has been 
building water turbines since 1849, it is clear that its 
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FiG. 4.—DOUBLE FRANCIS TURBINE ОЕ 13,000 H.P., AT VAMMA. 


BFFIOIENCY CURVE FOR 13,000 B.H.P. WATER TURBINE 
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PERCENTAGE OF EFFICIENCY 


Еа. 5.—EFFICIENCY CURVE. 


accumulated experience must be of immense value, as, 
indeed, has been proved by the work it has turned out. 
It will not be ont of place to mention a few of the note- 
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OSWP - 000 B. H.P, 
BRAKE HORSE POWER DEVELOPED.AT AN EFFECTIVE HEAD 'OF 85 FEET, TURBINE RUNNING AT 214 R.P.M. 


worthy points in the design of Francis turbines, Pelton 
wheels and governors. ' 
Messrs. Jensen & Dahl were, so far as we can trace, the 
first firm of water turbine builders to adopt “ outside 
regulation" as a general practice. The necessity for this 
was obvious from the fact that the highest possible 
efficiency could only be obtained provided the flow of water 
through the guide vanes to the wheels was absolutely 8mooth 
and uninterrupted. A further advantage which outside 
regulation ensures lies in the fact that all moving parts 


Ета. 6.—SPEED REGULATION CURVE,- 


liable to rust are separated from contact with the waters 
Instead of the guide vanes being bronze-bushed and moving 
on separate pins, the pin and vane in the Jensen turbine are 
solid cast and the pins are journalled in brass, and all 
necessary lubrication can be done from the outside. The 
buckets are of steel plate cast into the hub and band. 

Another important point is that the bearings are in all 
cases entirely separated from the water passages and can be 
readily inspected. А 

As is well known, the main mechanical trouble with 
Pelton wheels is the liability of the buckets to become 

loose—and even to seek fresh 
woods and pastures new " through 
the power-house walls and- roof.- 
In the Jensen Pelton wheel this 
is rendered impossible, as by a 
method of keeping the bucketa 
together, they are made to form 
а continuous ring, and cannot 
become detached. 

The turbine governors are of 
the “automatic oil-pressure” type. 

So much depends on the turbine 
governor that it is perhaps well 
to describe some of the special 
features of the “Jensen Arm- 
strong governor. . | 

l. The regulating valve is so 
constructed that the governor only 
works with an oil pressure corre- 
sponding to the actual water 
pressure acting on -the turbine 
gates. The safety valve remains 
closed under normal operation. 

2. The regulating valve is 
directly connected with the gover- 
nor proper, or pendulum, and 
rotates with it. In this way it 
will hardly be possible for foreign 
matter in the oil (even of large 
size, as, for instance, cotton waste, 
&c.)to impede the action of the 
valve and cause trouble. 

3. The governor pendulum. is, 
practically speaking, free from fric- 
tion. Its design is of remarkable 
simplicity, and it works without 
any tap or bolts whatever; the 
centrifugal weights simply move 
over thin elastic sheet-steel strips. 

4. There is no pressure-tank 
requiring constant attention. 

5. All rotating parts are amply 
lubricated automatically. Wear 
and tear is thereby reduced to a 
minimum. | | 

6. When the loose cover over the governor case is removed, 
practically all parts of the governor are open for inspection. 

7. The governor is so arranged that pump and regulating 
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valve can be mounted on either side of the governor case, 
and so be arranged to change places with each other. 

The closing direction of the governor can be changed 
by merely turning the governor 180°, because the base is 
symmetric with reference to a plane through the regulating 
shaft. This is a great advantage, because in the course of 
time it sometimes becomes necessary to alter the governor 
arrangement, or to utilise it for another turbine. 

The opening—or closing—time of the governor, on which 
the maximum speed fluctuations of the turbine depend, can 


be adjusted as desired to suit existing conditions, with 
reference to fly-wheel momentum and length of penstock, and 
in accordance with the exactness of regulation required. 

Fig. 6 shows a tachogram of one of the governors working 
under everyday conditions. 

We hope in а future issue to give а description of а 
Norwegian power station in which a large number of Jensen 
turbines are installed, and trust that it will not be long 
before we may be able to describe sets actually delivered 
by Messrs. Sir W. G. Armstrong, Whitworth & Co., Ltd. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


Summer Meeting at Western Centre. 


Ох Tuesday afternoon, July 13th, а party of members and 
friends of the Institution of Electrical Engineers agsembled 
at Cardiff to take part in the summer meeting of the 
Institution at the Western Centre. The programme con- 
sisted of a three days’ tour of South Wales and Monmouth- 
shire, in the course of which, in addition to civic receptions 
and other social functions, visits were paid to works, docks, 
and places of interest in the neighbourhood: it wes 
particularly requested that “shop” should be avoided as 
much as possible, and conseqently no papers were read, 
neither did any discussions take place. 

Fine weather was enjoyed throughout the whole of the 
tour, which was admirably organised, and the various 
reception committees are to be congratulated upon the 


"ELEC REV" 
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manner in which the different functions were carried out. 
The meeting was voted one of the best of its kind yet held, 
and a high standard was set for meetings of а similar nature 
to be held in the future ; the presence of the ladies of the 
party was particularly appreciated. 

The official proceedings commenced with a civic reception 
at the City Hall, Cardiff, on the Tuesday evening, by 
invitation of the Right Hon. the Lord Mayor, Councillor 
С. F. Forsdike, J.P., O.B.E., and the Lady Mayoress. An 
excellent vocal concert and а musical programme were 
enjoyed, following which guests joined in dancing, and 
during the evening two demonstrations of wireless telephony 
were given by Mr. Rarfield. The receiving apparatus was 
set up in the City Hall, the transmitting station being the 
Marconi station at Chelmsford ; this was believed to be the 
first occasion on which wireless telephonic reception had 
taken place in the city of Cardiff. 


THE I. E. E. AT CAERPHILLY CASTLE. 


The following morning, Wednesday, the visitors were 
conveyed by chars-a-bancs to Newport, where the works of 
the British Mannesman Tube Oo. were inspected, and the 
different processes in the manufacture of steel pipes were 
watched with much interest. The company has secured 
large contracte for oil and water pipe lines in Japan and 
South Africa, as well as for the piping in connection with 
the oil wells that are being bored in this country. 

In the works it was noted that electric welding was 
employed for building up and joining component parta, 
while for cutting purposes the oxy-acetylene flame was used. 
The large rolls are rope-driven by means of horizontal gas 
engines, but a considerable quantity of electricity is used 
besides to drive cranes, machine tools, &c., in addition to 
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lighting. The electric power is supplied by a generating 
station situated in the works and containing two Belliss- 
Crompton 714-K.v.a. three-phase alternator sets generating 
at 3,000 volte, 50 cycles, at 0'7 P.F. and 838 R.P.«. On 
leaving the works, each visitor was presented with а souvenir 
of the visit in the form of a suitably engraved cup. 

The visitors were now divided into two parties, one being 
taken by chars-à-bancs for a drive to Usk and Chepstow, &c., 
and the other and larger party proceeding vid the trans- 
porter bridge to the Alexandra Docks. Newport, with ita 
excellent sea, dock, and railway facilities has become of con- 
siderable importance as a Channel port, and as a coal- 
exporting centre it ranks as the third port in the kingdom, 
the annual shipments amounting to six million tons. It 
is not our purpose to enter into a lengthy description of 
the docks and their up-to-date hydraulic equipment, but a 
few words about the new sea entrance lock may be interesting. 
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This lock is 1,000 ft. long x 100 ft, wide, being the largest 
deep-sea entrance lock in the world. The depth of water 
on the outer sill of the lock at high-water spring tides is 
45 ft., and at пеар tides 85 ft. For all practical. purposes 


the north and south docks, with their connecting juhction, : 


may be looked upon as one dock, with a total deep-water 


area of 125 acres. The power station, which was built in 
connection with the new lock, contains two fine pumping - 
units. The engines, by Messrs. Cole, Marchent & Morley, ` 
Ltd., Bradford, are of the triple-expansion, vertical, three- _ 
crank, surface-condensing type, designed to run at from 


80 to 125 R. P. M., at which they develop 800 and 1,600 Н.Р. 


respectively; they are coupled direct to centrifugal pumps 
by Mesars. Boving & Co., Ltd., London, which in practice 
deliver 6,000,000 gallons per hour, against a maximum . 


head of 36 ft. The electrical generating plant consists of 
two Howden-B.T.H. sets; triple-expansion steam engines 
direct coupled to 500-kw. three-phase alternators, star wound, 


3,633 volts between phases, 50 cycles, 300 R. P. u. The 


hydraulic pumping plant, which supplements the power 
supplied from the main hydraulic station, was built by 


- - 


Messrs. Galloways, Ltd., Manchester, and comprises a triple- . 


ex 


ion horizontal surface-condensing engine capable of 


delivering 1,250 gallons of water per minute against a - 
pressure of 830 lb. per sq. in. when running at 40 R.P.M. - 


Steam for the whole of the plant is supplied from а range 


of six Lancashire boilers, with a working pressure of 180 lb., 


æ 


and а superheat temperature of 530° F. The boilers аге. 
mechanically stoked, and the coal-handling plant is elec- - 


trically driven. 


A cruise round the docks on board a tug terminated the 
visit; members then assembled at the Town Hall, where . 


they were received. by his Worship the Mayor, Councillor 


Peter Wright, J.P., and afterwards partook of luncheon by . 
invitation of the Mayor and the Electricity Committee of 
Ше County Borough of Newport. During the luncheon, ` 
Mr. J. A. Gaccon, F. R. C. O., borough organist, presided at 
the organ, and Mr. D. H. Thomas’s songs were much 


appreciated. 


n the afternoon the party was driven vid Bassaleg, 


Machen, Radry, to Caerphilly Castle ruins, where a photo- 


ph, a copy of which is reproduced herewith, was taken. 
The Castle, which belongs to the Marquis of Bute, is sup- 


posed to have been built between 1268 and 1271 by Gilbert : 


de Clare. the Red Earl, to guard the pass of Senghenydd, 
and to keep out the Welsh from the Lowlands, and is 
a splendid example of the finest fortresses of the middle 
azes. It was besieged during the Civil War, after which 
the leaning tower, which is 9 ft. out of plumb, was tilted 
їп ап attempt to blow it up with gunpowder. The only 
part of the building which now bas a roof is the old ban- 
queting hall, in which tea was provided by the South 
Wales Electrical Power Distribution Co. 

Oa the journey back to Cardiff, the chars-à-banca passed 
under one of the longest spans of the overhead power line 
erected by the South Wales E.P.D. Co. The span, as 
explained by Mr. W. A. Chamen, is 4-mile long, stretching 
between two hills, and carries 2,000 KW. at 11,000 volts. 
The three stranded copper conductors are of 0°1 ag. in. 
rection, and are placed one above the other with about 5 ft. 
cearance between each, the fourth and bottom conductor 
being the earth wire. Wood poles are used, constructed on 
Mr. Kaye’s principle, and no trouble whatever has been 
experienced with the line. Two other long spans are a 
quarter and half a mile ia length ; at certain times the con- 
doctors have been observed to stand 20 ft. out of the 
vertical owing to wind pressure. 
however, and there is no record of a single insulator failure, 
although at other parte of the line a certain number of 
insulators are broken by stone throwing. 

In the evening a reception was held at the City Hall, 
Cardiff, by Mr. R. T. Smith, president of the Institution 
of Electrical Engineers, assisted by Mr. J. Dyer Lewis, 
president of the South Wales Institute of Engineers, and Sir 


John Beynon, Bart., C.B.E., chairman of the Monmouth- 


They do not oscillate, . 


shire and South Wales Coalowners’ Association, which was . 


fallowed by a dinner given by the latter Association, at 

which some 200 covers were laid ; at other functions the 

number of guests averaged about 130. | 
On Thursday, the second day of the tour, the visitors 


LES 


arrival at the Counoil 


7 


proceeded to Bristol by train, vió the Severn Tunnel, and on 
ouse а civic reception was held by the 
Right Hon. the Lord Mayor, Councillor G. T. Francombe, 
and the Sheriff, Mr. W. A. Titley. The party then crossed 
the street to the Grand Hotel, where luncheon was served, 


1 


the host being Alderman George Pearson, the popular 


chairman of the Bristol Electricity Committee. 


The afternoon was taken up by the most picturesque and ` 


enjoyable drive of the whole tour, the route being by way 


of Clifton Downs and across the suspension bridge spanning | 
the beautiful Avon gorge and onwards through shady woods. 


The climb up over the Mendip Hills, passing ev route the 


old Roman road and lead mines, followed by the descent 


into the majestic Cheddar gorge, was safely negotiated. To 
adequately describe these beautiful cliffs, which have been 
termed the finest inland cliffs in Europe, is beyond our 
power, but the visitor cannot do other than take away 
vivid mental photographs of cliff scenery so memorable. 
Tea was taken at Cheddar, after a visit had been paid to 
Gough’s caverns, where excellent specimens of stalactite and 
stalagmite formations were seen in profusion and electrically 


illuminated. Continuation of the drive brought the party 


to Weston-super-Mare, the arrival being well timed to 
coincide with high tide. An excellent dinner was disposed 
of just in time to allow the visitors to the steamer 
which conveyed them back across the channel to Cardiff. 
Оп Friday, the last day of the tour, members proceeded 


to Swansea by train, and after viewing the docks with their 
up-to-date facilities for coal shipment, the Scherzer rolling 


lif? bridge which only needs a 10-H.P. motor to open it, and 
the ship-breaking yard in which were seen two or three war 
Ships together with some 80 German submarines, drove 
round the bay to Mumbles pier, where his Worship the 
Mayor of Swansea, Alderman A. Sinclair, J.P., M.I.E.E., 
entertained them at luncheon. During the afternoon the 
party assembled in chars-à-ban s for a drive to Langland and 
Caswell Bays. After a light tea, some of the visitors who 


had elected to remain over the week-end went for an 


extended drive into the Gower Peninsula, while the 
majority returned to Swansea in time to board the evening 
train for London: and the North. ‘Thus concluded one of 
the most successful tours ever planned by the Institution. 


During the meeting, members were allowed free trans- 
port on the Cardiff City tramcara, and, by the courtesy of 
Captain S. B. Haslam, arrangements were made for visitors 


to play golf at several clubs. Altogether the meeting was 
highly successful in every way, and in concluding this brief 
account of the tour, the members of the Executive Re- 
ception Committees, and in particular Mr. C. T. Allan, are 
to be congratulated on the excellence of the arrangements 
made, and the manner in which they were carried out. 


i 
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Floating Dock and Crane,—The new 150 ton elec- 
trically operated floating crane, which has been supplied by 
Messrs. Cowans, Sheldon & Co. to the Cockatoo Island Dock- 
yard, Sydney, is of the sane power and type as those which 
have been already supplied to the British Admiralty. The 
design is peculiarly British in character, presenting marked 
differences from the large floating cranes which have been 
built by Continental firms. 
weight is poised on the centre tower, but Messrs. Cowan, 
Sheldon & Co. have given preference to а patented method of 
their own, whereby the dead load is carried by a large roller 
pall on the deck of the pontoon, and the tower is utilised only 
to carry the unbalanced force. This method not only saves 
mnaterial—an important consideration at today's prices—but 
by reducing the stresses bring wear and tear down to a 
low figure. In addition to lifting 150 tons at 90 ft. radius 
and 100 tons at 125 ft., the crane is fitted with derricking 
and revolving gears, as well as a transporter trolley. Power 
for operating the crane is supplied either from an independent 
source ashore, ог by a steam-driven dynamo housed in the 
pontoon.. The electrical.control apparatus is of the contactor 
type, which presents the advantage thut the motors can be 
run dt the same relative speed under all conditions of loading. 
The control apparatus and switchgear are installed in the 
operator's cabin. The steam generators were supplied by 
the British Westinghouse Co., and the motors and control 


gear by the British Thomson-Houston and Siemens Co.'s.— - 


Journal of Commerce. 


In their practice the revolving ' 
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THE ELECTRIC HOUSE. 


Іх June last year, drawing attention to the immense possi- 
bilities for the development of the applications of electricity 
to domestic purposes which had been opened by the new 
conditions obtaining in respect of domestic service, &c., we 
expressed the opinion that an exhibition should be held in 
London devoted wholly to the demonstration of electrical 
cooking and heating apparatus, together with any other 
electrical labour and fuel-saving devices that can be brought 
together." We described and illustrated a variety of such 
appliances which had been developed in America, where the 


FIG. 1l.—GEoRGIAN ENTRANCE HALL, AND CHINESE LACQUER 
ROOM OF THE QUEEN ANNE PERIOD. 


need for them had existed for many years, and in a later 
issue (July 11th, 1919) we returned to the subject, and 
mentioned that an exhibition on the lines we advocated— 
“an * Electric Home,’ devoted entirely to the purpose of 
illustrating the limitless possibilities of electricity in the 
household ”—was already in preparation. 
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Electric, Ltd., has brought together a most remarkable 
collection of antique objets d'art and modern devices. 

It is interesting to record that the house is the realisation 
of a fairy story written by one of Mr. Berry's children (Miss 
Nancy Berry) —“ Mr. Touchbutton, or the Home of 
Beautiful Ideals,” published by Messrs. Country Life, Ltd., 
— which we briefly reviewed some months ago. As a matter 
of fact, thestory largely consisted of a description of the electric 
labour-saving devices which surrounded the young author 
in her own home. Mr. Berry had previously contemplated 
the arrangement of a permanent exhibition to bring hore 
to the public the amenities of electrical methods in the 
household with his famous Magicoal" fire as the nucleus, 
and every conceivable labour-saving device, no matter what 
its origin, as an additional feature. Thus came into exist- 
ence ** Touchbutton House," the very thing that, unaware 
of Mr. Berry's plans, we called for. 

The House is built around a definite theme—the origin 
and development of the domestic fire. 

A special point is given to this by the recent issue of the 
interim report of the Committee on Smoke and Noxious 
Vapours Abatement, which directs attention to the fact that 
even in industrial areas domestic chimneys contribute at 
least 50 per cent. of the total smoke nuisance, and that 
21 million tons of soot are discharged into the atmosphere 
by them every year. The cost to the community for 
cleansing and for repairing damage to buildings, as well as 
the injury to health, is enormous, while the necessity of 
constructing fireplaces and chimneys adds some £30 to the 
cost of a small house. Central heating " is recommended, 
and is being installed in a colony of 2,000 houses at 
Manchester, costing the residents from 6d. to 1s. a week ; 
and the adoption of central heating in individual houses 
generally is strongly advised. The Committee considers 
that not more than one, or at most two, coal grates should 
be permitted inany of the houses built with the assistance 
of the Government subsidy, and that smokeless methods of 
supplying heat should be made essential features of building 
schemes. Р 

At Touchbutton House the evolution of the coal бге is 
happily illustrated, from the primitive Norman hearth to 

he present day, either with actual antique grates of the 
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Fig. 2.—ToucHBUTTON HOUSE: HEATING AND WASHING APPLIANCES, &C., IN SCULLERY. 


It has taken many months longer than was then antici- 
pated to complete the arrangements, but on Friday last we 
had the pleasure of inspecting the all-electric house 
**''ouchbutton House," 86, Newman Street, Oxford Street, 
London, W.—where Mr. Herbert H. Berry, of Berry's 


various periods or with exact facsimiles of them, in which 
Mr. Berry’s *'Magicoal" fires glow merrily, radiating 
a pleasant feeling of comfort without the accompaniment of 
heat. The grates are mounted in appropriate surroundings, 
the fire-places and mantelpieces being original antiques or 
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replicas, as shown in our illustrations. In parenthesis, we 
should point out that the antiquarian interest of the 
collection of beautiful furniture, including many specimens 
of very great value, of panels, ceilings, and tapestry, of 
pictures, and various other items, is in itself ample induce- 
ment for a visit to the house. We cannot attempt to 
describe these treasures—they can be seen at any time, 
and we cordially recommend our readers to avail themselves 
of the first opportunity of inspecting them in person. We 
must pass on to explain the plan underlying Mr. Berry’s 
scheme. 

_ In brief, his policy is to use the best available device— 
in respect. of economy of fuel or saving of labour—for each 
purpose. With this principle in view, he advocates the 
use of a highly efficient anthracite stove for heating water, 
both for general heating and for domestic purposes, the 
same apparatus (which is prominently visible in fig. 2) 
supplying low-temperature water for the convectors, and 
water at a temperature of 150° Е. for cooking, £c. Either 
electricity or gas can be used for “topping-up”—i.e., 
bringing water to the boil, &c.—for while Mr. Berry's 
leanings are naturally towards the former, he recognises 


Fig. 3.—ELIZ ABETHAN HALL, WITH QUEEN ANNE PANELLED 
M BEYOND. 


that in some- localities and under some circum- 
stances, ‘the latter may happen to offer advantages. 
That is the gist of the scheme; upon that frame- 
work everything else depends. We can do little more 
than give a list of some of the more notable features of 
the equipment, which'are: a Permutit water softener ; an 
electric géyser over the sink ; two or three electric washing 
machines; an ironing machine (heated by gas); an electric 
boot-cleaner ; the Hobart electric **kitchen-aid " (described 
in our issues of July 11th and 18th, 1919) ; electric cookers, 


latge and small (250 of the latter size are being installed іп. 
artisans” dwellings on Tyneside, on a price basis), an anthra- 


cite cooking .range which also heats water, a miniature 
Niagara of het water which. washes and dries dishes without 


their being touched by hand, a cabinet sewing-machine, a: 


self-contained electric lighting set, an electric piano, the 
Dictaphone, a great variety. of beautiful bowl fittings for 
semi-indirect lighting, small table appliances for cooking 
and toasting, &c., &c., for we cannot name all the delightful 
devices-here brought together. We may mention that the 
ancient mantelpieces include Elizabethan, Queen Anne, 
Georgian and other examples, from Plas Mawr, Tattershall 


Castle, Woodsome Hall, &c.; the collection is valued at 


about £100,000, and some of the pieces are so rare that they 
are not represented in the South Kensington Museum. 
Everywhere is the Magicoal fire, which at a touch of a 
button blazes forth instantaneously ; further buttons switch 
on radiators which, оп, ће principle of **topping-up," add 
any desired degree of heating to the steady temperatur 
maintained by the central heating system. | 
By the use of the methods here briefly outlined, Mr. 
Berry claims to save one-half of the cost and one-half of the 


labour in running a house. When it is suggested that 
servants do not know how to use the devices placed in their 
hands, he replies that with the aid of a portable kinemato- 
graph (the Oxford projector), he will show them the way, 
and he will, in fact, provide a class of instruction for 
domestics—and their mistresses—at Touchbutton House. - 

With the aid of thermostats, the temperature of the 
house can be kept constant within a few degrees of 55° F., 
which is quickly brought up to 60° or 65° when desired. 
The apparently blazing fire costs less to “burn” than a 
wax candle, and the whole of the 44 rooms in Touchbutton 
House are warmed and supplied with hot water by the one 
small furnace illustrated in fig. 2. | 

Amongst other interesting items, we should not omit to 
mention an apparatus for high-frequency treatment (with 
which Mr. Berry has effected some marvellous cures). Не 
also proposes, in order to deal with а rush of visitors, to 
devise a system of automatic salesmanship, according to 
which a visitor will sit in a chair while a Dictaphone tells 
him or her all about the contents of the room, and finally 
invites him to pass into the next room and sit down on a 
similar talking chair! ee 

Crowded as Touchbutton House is with rare antiquities, 
the atmosphere there breathes the very spirit of progress and 
invention, and the presiding genius, surrounded by a staff of 
experts in art and engineering, diffuses a sensation like that 
с а fresh breeze оп а hot day. Go апа вее Мт, Touch- 

utton ! 
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THE NATIONAL PHYSICAL LABORATORY. 


Tue report on the Laboratory for the year 1919 has been 
issued ; it contains some particulars of special work done during 
the war period which it was previously necessary {о treat 
as confidential. The past year was marked by the further 
development of the method of working the Laboratory, under 
the financial control of the Treasury, as a branch of the De- 
partment of Scientific and Industrial Research. Reference 
is made. in the report to the new buildings and extensions 
that have been completed, and to others that will be needed 
in the near future; Н.М. Office of Works is now responsible 
for the maintenance of buildings, plant, and services ав distinct 
from equipment. Staff salaries and conditions of service have 
been revised, and in many respects brought into line with 
those holding generally in the Civil Service. Important changes 
in staff are recorded; the number emploved in testing gauges 
hae been reduced by 60 per cent., and the etaff employed for 
special purposes disbanded. On the other hand, there has been 
a larga increase in the staff engaged in testing clinical thermo- 
me Р : б „ . Й 
А comparison of Ње number of tests made in the years: 1918 
and 1919 are respectively as follows: In the physics depart- 
ment. 189,617 and 1:961,699; in the electricity department, 
electrical measurements numbered 272 and 701; electrotechnical 
apparatus 7,408 and 6,628; photometry 94.673 and 12,986 ; in 
the metrology department 26,579 and 27,805; engineering de- 
partment 316 and 763; and in the William Froude tank 41 and 
58 tests were made. | | 
With regard to commercial testing, proposals for State action 
in respect of the promotion of standardisstion, in which the 
N.P.L. would take a part. are now under consideration. The 
Board of Trade Electrica] Standards Laboratory was trans- 
ferred to the N. P. I. in May last. the Laboratory undertaking 
the custody and maintenance of the standards.on behalf of 
the Board of Trade, and will carry out for the public such 
comparisons ав may be required; approval of the pattern and 
construction of electricity supply meters, and other instruments 
submitted will be given by the Board on the T.aboratory’s - 
report. | о: 
Brief reference may now be made to some of the more im- 
portant researches. . DOM. | 
The heat division of the physics department has been much 
occupied recentlv with investigations relating to refrigeration 
nroblems.  Considerable attention has also been directed to 
the heat losses in furnaces employed in industrial processes, 
and the thermal properties of materials used.. 2 
In the thermometry division the extension of the clinical 
thermometer testing has been the chief feature. This division. 
is also responsible for the testing of oils for flashpoint and. 
viscosity. and the investigational work in this connection 10 
progress before the war haa again been actively resumed.  , 
In the early part of the year a considerable reter of tele- 
econes and gun-sights, binoculars, &c., were вп. ед for test 
in the optics division. under Admiralty contracts. These tests 
have since greatly diminished in. volume. A new spectrometer 
for measurements of high accuracy has been designed and is 
now under construction. . DN NE 
In the radium and X.ray division в new method for the 
measurement of the radium content of radium eamples has 
r Y 
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been used with success. Equipment has been provided for the 
investigation of protective materials for use in X-ray work. 
The examination by means of X-rays of the material of the 
pots prepared in the metallurgy department for use in the 
production of optical glass has given useful results. 

The tide-prediction division has been asked to шаКе predic- 
tions for a number of New Zealand porta. 

During the war Mr. F. E. Smith, Mr. Campbell, Mr. Pater- 
son, and other menibers of the staff in the electricity depart- 
ment have been very much occupied with special war problems. 
Some account is now given of a number of these investigatione. 
They include the development of wireless directional apparatus, 
in which valuable assistance was given by the late Mr. Duddell, 
and which, early in the war, was carried to a high degree of 
efficiency at the Laboratory, the perfection of amplifying valves 
for various special purposes, improvements in compass magnets, 
and the investigation of sound-receiving and sound-ranging 
apparatus. Mr. Paterson and Mr. Walsh spent much time 
during the war in the development of height-finding apparatus 
with electrical transmission gear for use in anti-aircraft work 
and in supervising the installation of such apparatus in this 
country and in France. During the war Dr. Rayner was at- 
tached for three years to the Inventions Department of the 
Ministry of Munitions as adviser on the practicability of sug- 
gestions sent in, and to assist in the design and construction 
of apparatus approved for trial. Mr. Smith's recent researches. 
carried out for the Ordnance Committee, on the velocities of 
projectiles and gun recoil have led to results of great interest. 
Since the armistice work on the fundamental electrical 
standards has been resumed; this will need much attention 
during the coming year. The research on buried cables, which 
is under the charge of Mr. Melsoin, has made good progress. 
and valuable work has been done in the investigation of 
resistance materials. 

The metrology department has during the vear been con- 
cerned mainly with the gradual transition from war to peace 
conditions. A certain amount of private gauge work has been 
received, and it is hoped that the experience of the war 
has convinced commercial firms of the high importance and 
economic value of euch tests. A considerable amount of work 
has been done in an advisory capacity. in connection with the 
design of gauges for standard specifications issued by the 
British Engineering Standards Association. In addition to the 
gauge work, the department has been very much occupied in 
the latter part of the year with the restoration of values of 
various standards which have been left unexamined during 
nearly five years of war. 

The report of the engineering department gives an account 
of a large number of interesting and valuable researches which 
have been completed or are still in progress. 

An investigation has been carried out on the lubricating 
efficiency of a series of animal, vegetable. and mineral oils. 
and has furnished results of importance. In connection with 
this work apparatus was designed and constructed in the de- 
partment for the determination of the viscositv of oils at 
high pressures. The problem was one of considerable difficulty 
and the method employed presents novel and interesting fea- 
tures. The interesting experiments on the transmission of heat 
from surfaces to fluida flowing over them have been continued ; 
the work has included the examination of the effect of surface 
roughness. The experiments are of importance in connection 
with the cooling of engines. Methods of mensuring the skin 
friction between flat surfaces and fluids passing over them 
have been investigated. The researches into methods of 
notched bar impact testing, and of hardness testing. have 
been continued. Tests of gas cylinders. fatigue tests of wire 
and camel hair ropes, and an investigation of the tooling 
characteristics and brittleness of electrical insulating materials 
may also be mentioned. 

An extensive programme of aeronantics research has been 
carried out under the control of the Advisorv Committee for 
Aeronantics. Many improvements in detai] have been intro- 
duced in the methods of test employed. 

The account given in the report of the metallurgy depart- 
ment of the investigations carried out in relation to the war 
contains much interesting material. The most important 
work done was in connection with the production of light 
alloys, especially for aircraft and aero-engines. Alloys were 
developed to meet special reqnirements for castings in general, 
and for parts, e.g.. pistons, working at high temperatures: 
wronght allovs were produced for use in the construction of 
rigid airships. aeroplane spars. &c.: and the rolling of light 
allove into thin sheets to serve ая a auhstitute for fabric in 
covering aeroplane wines was successfully accomplished. A 
considerahle number of special investigations were carried 
out with a view to the provision of suitable allove as sub- 
atitutes for other allovs need in the production of various 
munitions of war when difficnltie& arose as to the supplv. 
Investigations were carried ont on steel for torpedo air vessels 
and turbine gearing and the causes of failure were snecess- 
fullv investigated. Methods of hardening and casehardening 
of war materia] were examined and improved. A large 
amonnt of analvtical work has also been carried out, including 
the analvsig of various materials used bv the enemv. 

The researches relating to the production of optical glass 
have made good progress. 

Further particulars of work of electrical interest carried 
out during the year will be given in our next issue. 

(To be concluded.) 


\\ 


ELECTRICITY SUPPLY DISTRICTS, 


NoTICE 1s given that the Electricity Commissioners have pro- 
visionally determined that the undermentioned areas shall be 
constituted separate electricity districts for the purposes of the 
Electricity (Supply) Act, 1919 :— 

LONDON AND HOME COUNTIES. 


The City of London. 

Lhe County of London, i.c., the Metropolitan Boroughs of 
Battersea, Bermondsey, Bethnal Green, Camberwell, Chelsea, 
Deptford, Finsbury, Fulham, Greenwich, Hackney, Hammer- 
вин, Hampstead, Holborn, Islington, Kensington, Lambeth, 
Lewisham, Paddington, Poplar, St. Marylebone, St. Fancras, 
Shoreditch, Southwark, Stepney, Stoke Newington, Wands- 
worth, Westminster, and Woolwich. 

The County of Middlesex. 

So much of the County of Berks as is included in: The 
Municipal Borough of New Windsor; the Rural District of 
Windsor. 

So much of the County of Buckingham as is included in: 
The Urban Districts of Beaconsfield, Eton, and Slough; the 
Rural District of Eton; the parishes of Chalfont St. Giles, 
Chalfont St. Peter, Chenies, and Seer Green Chapelry in the 
Rural District of Amersham. 

So much of the County of Essex as is included in: The 
County Boroughs of East Ham and West Ham; the Urban 
Districts of Barking Town, Brentwood, Buckhurst Hill, Ching- 
ford, Epping, Grays Thurrock, Ilford, Leyton, Loughton, 
Romford, Tilbury, Waltham Holy Cross, Walthamstow, Wan- 
stead, and Woodford; The Rural Districts of Orsett and Rom- 
ford’, the parishes of Childerditch, Little Warley, South Weald, 
and West Horndon in the Rural District of Billericay; the 
parishes of Chigwell, Epping Upland, Theydon Bois, and They- 
don Garnon in the Rural District of Epping; the parishes of 
Lambourne, Navestock, Stamford Rivers, Stapleford Abbotts, 
Stapleford Tawney, and Theydon Mount, in the Rural Dis 
trict of Ongar. 

So much of the County of Hertford ав is included in: The 
Municipal Boroughs of Hertford and St. Albans; the Urban 
Districts of Barnet, Bushey, Cheshunt, Chorleywood, East 
Barnet Valley, Harpenden, Hoddesdon, Rickmansworth, Ware, 
and Watford; the Rural Districts of Barnet, Hatfield, Hertford, 
St. Albans, Ware, Watford, and Welwyn. 

So much of the County of Kent as is included in: The 
Municipal Boroughs of Hertford and St. Albans; the Urban 
Districts of Beckenham, Bexley, Chislehurst, Dartford, Erith, 
Footscray, Northfleet. Penge, and Sevenoaks; the Rural Dis- 
tricts of Bromley and Dartford; the parishes of Brasted (ex- 
cluding the detached portion), Chevening, Dunton Green, 
Halstead, Kemsing. Otford, Riverhead, Seal, Sevenoaks Weald, 
Shoreham, Sundridge, and Westerham, in the Rural District 
of Sevenoaks. 

So much of the County of Surrey as is included in: The 
County Borough of Croydon; the Municipal Boroughs of Guild- 
ford, Kingston-upon-Thames, Reigate, Richmond, and Wimble- 
don; the Urban Districts of Barnes, Beddington and Walling- 
ton, Carshalton, Caterham, Chertsey. Coulsdon and Purlev. 
Dorking, East and West Molesev. Egham. Epsom, Esher and 
the Dittons. Ham, Leatherhead. Merton and Morden, Mitcham, 
Surbiton, Sutton, The Maldons and Coombe, Walton-upon- 
Thames, Weybridge, and Woking: the Rural District of 
Epsom: the narishes of Bisley, Byfleet, Pyrford, and Thorpe, 
in the Rural District of Chertsey; the parishes of Dorking 
Rural, Effingham, and Mickleham, in the Rural District of 
Dorking; the parishes of Addington, Bletchinglv, Chelsham, 
Crowhurst, Farleigh. Godstone (except the detached portion). 
Timpsfield. Oxted, Tandridge (except so much of the said 
narish as lies to the south of an imaginary straight line drawn 
from the point where the western boundary of the said parish 
joins the southern boundary of the parish of Godstone to the 
point where the eastern houndarv of the said parish ioins the 
southern bonndarv of the parish of Crowhurst), Tatsfield. 
Titsey, Warlingham, and Woldingham. in the Rural District 
of Godstone: the narishes of East Clandon, Fast Horsley, 
Merrow. Ockham. Pirbright. Send and Riplev. West Clandon. 
West Horslev, Wislev. and Worplesdon, in the Rural District 
of Guildford: and the parishes of Betchworth, Buckland, 
Chaldon, Chinstead. Gatton, Kingswood. Tihertv, Merstham. 
Nutfield, and Walton-on-the-Hill, in the Rural District of 
Reigate. 

MERSEY AND WEST T ANCASHIRE. 


In the Countv of Lancaster: The City and County Borough 
of Liverpool: the County Roronchs of Bootle, Southnort. St. 
Helens. and Warrington: the Municipal Borough of Widnes: 
the Urhan Districte of Formbv. Great Croshv, Huvton-with- 
Robv. Tatham and Burscough. Titherland. Tittle Crosby, New. 
ton-in-Makerfield. Ormskirk, Prescot. Rainfard Skelmersdale, 
and Waterloo-with-Seafarth: the Rural Districts of Sefton. 
West Tancashire and Whiston. and the parishes or townchips 
of Burtonwood Cuerdlev Great Sankev, Houghton Middleton 
and Arhurv. Penketh. Ponlton-with.Fearnhead, Sonthworth 
and Croft. M'inwiek-with. Hulme ard Woolston-with-Martins- 
craft, in the Rural District of Warrington 

In the Conntv of Chester: The Conntv Boronche of Birken- 
hend and Wallasev: the Urhan Districts of Broombhnrough. 
Ellesmere Port and Whithv, Higher Bebington. Hovlake and 
West Kirby, Lower Bebington, Neston and Farkgate, and 
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Runcorn; the Rural Districts of Runcorn and Wirral, and the 
perishes or townships of Bridge Trafford, Dunhain-on-the-Hill, 
Elton, Hapsford, Ince, Little Stanney, Stoke, Thornton-le- 
Moors, and Wimbolds Trafford, in the Rural District of 
Chester. 

NORTH WALES AND CHESTER. 


The Counties of Anglesea, Carnarvon, Denbigh, Flint, 
Merioneth, and Montgomery. 

So much of the County of Cardigan as is included in: The 
Municipal Borough of Aberystwith; the Rural District of 
Aberystwith; and the township of Scybor y Coed. 

So much of the County of Chester as is included in: The 
City and County Borough of Chester; the Municipal Borough 
of Crewe; the Urban Districts of Hoole, Middlewich, Nant- 
wich, Northwich, Tarporley, and Winsford; the Rural Dis- 
tricts of Malpas, Nantwich, Northwich, and Tarvin, and the 
parishes or townships of Bache, Backford, Blacon-with-Crab- 
hall, Capenhurst, Caughall, Chester Castle, Chorlton-by-Back- 
ford, Christleton, Claverton, Croughton, Doddleston, Eaton 
Eccleston, Great Boughton, Great Saughall, Hoole Village, 
Lea, Little Saughall, Littleton, Lower Kinnerton, Marlston- 
with-Leach, Mickle Trafford, Mollington, Moston, Newton- 
by-Chester, Pickton, Poulton, Pulford, Shotwick, Shotwick 
Park, Upton, Wervin, and Woodbank, in the Rural District 
of Chester; and 

So much of the County of Salop as is included in: The 
Municipal Borough of Oswestry; the Urban Districts of Elles- 
mere, Wem, and Whitchurch; the Rural Districts of Elles- 
mere, Oswestry, Wem, and Whitchurch. 


LOCAL INQUIRIES. 


Notice is further given that the Electricity Commissioners 
intend to hold local inquiries into the existing organisations 
for the supply of electricity in the districts so provisionally 
determined. Notice will be given of the dates of the proposed 
inquiries. Schemes for effecting improveinents in existing 
organisations, including the formation of Joint Electricity 
Authorities for the districts, and any proposals for altering 
or adjusting the boundaries of the districts so provisionally 
determined may be submitted, in the case of London and 
Home Counties not later than Deceinber 31st; and in the case 
of Mersey and West Lancashire, and North Wales and Chester 
not later than November 30th, 1920. 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we hace the writer's name and address in our possession, 


A Maximum Load Indicator. 
Could you or any of your readers advise me of any load- 


indicating device on the market in England for use in connec- 


tion with determining tbe load on distribution transformers? 

At present, so far as we know, various companies either 
make a practice of occasionally testing transformers, or if 
they use demand meters can check the load fairly closely. 
This does not, however, cover the case .of lighting trans- 
formers very well, and some indicating device is needed to 
determine when the transformer has been subjected to a high 
teinperature by reason of load conditions. 

| R. J. Beaumont, 
Shawinigan Water & Power Co. 
Montreal, 
June 2th, 1920. 


The Cost of Living in India. 


I have just read Mr. Dykes’s letter in your issue of May 
14th, and whilst I agree with him as regards appointmente 
which carry with them free quarters, he somewhat begs the 
question when he states that, as the results of his recent short 
visit to India, he is able to state with confidence that many 
young men of public school and university education willingly 
go out as assistants in merchants’ offices at salaries one-half 
of that mentioned (!.e., Rs. 1,000 per month). No doubt he 
does know of some such who have willingly come out, in 
ignorance, under such conditions, but he is careful not to 
вау that he knows of any who were satisfied, after they 
had been out here for a few months, that they had been 
wise in coming. I myself know of men of the class he 
mentions who have been misled into thinking they were 
coming out to а good thing, and have since discovered their 
mistake, although in cases of big merchant firms which pro- 
vide ‘‘ chumuineries for their juniors to live in, the case may 
be different. Young engineers, as a rule, have to shift for 
themselves when they first come out, as it usually takes some 
time to get into an established '' chummery.”’ 

There is, of course, more chance of advancement in India 
than at home, and I do not wish to discourage young men 
from coming out, but for a man of public-school or univer- 
sity education (i.e., one who is used to keeping up ap- 
pem to a certain extent—a very necessary thing in 

ia), the minimum salary should, generally speaking, be 
Re. 700 per month. For & married man, Re. 900 at least. I 


e- 


speak, of course, of the big Presidency’ towns, Calcutta, 
Bombay, and Madras, although the last-mentioned is a cheaper 
place to live in than the other two. Up-country, also, living 
is cheaper. 

Regarding the last paragraph of Mr. Dykes's letter, it is 
not hkely that British engineers will ever be oueted by In- 
dians, although a few of the latter will no doubt continue to 
rise to high positions as in the past, but they will be the 
exceptions. 

P. L. T. 


Calcutta. 
June 19th, 1920. 


Staff Salaries and Conditions of Service. 


_ I think that we are jointly to be congratulated upon having 
induced the S.T.E., in the person of its secretary, to emerge 
from ite self-sought obscurity. 

. Mr. Wyld's letter in your current issue is extremely interest- 
ing, but 1 am afraid that it is merely a clever piece of special 
pleading. 

Judged superficially, .it appears convincing, but a critical 
analysis would appear to confirm my original views. From 
Mr. Wyld's letter it ig easy to assume that he finds it diffi- 
eult to judge of the relative importance of principles as com- 
pared with points of administrative detail. Mr. Waddington 
seems to be in the same plight, and fails to observe that my 
objection to the S.T.E. is not that it has not done anything, 
but that I was unable to discover that it had any principles 
to which I felt that I could honestly and whole-heartedly 
subscribe. 

Further, and this is by way of being comment on the 
S.T.E.'s methods, although I am, in my proper person, well 
known to many engineers of all classes, and in daily and 
hourly contact with them, it was only eight months ago that 
I first heard of the existence of this wonderful society, which 
in а district where there are estimated to be at least some 
four to five thousand men eligible as members, has a member- 
ship of less than 200! 

.I quite realise, none better, that a big organisation takes 
time to build up, but all the time in the world will not be 
sufficient for the building up of an organisation which cannot 
discriminate between fundamentals and unimportant detailg. 

To fight a great cause, it is necessary to inspire the ran 
and file of the moveinent with ideals or principles to which 
they can subscribe. ‘The simpler in form and higher in 
character these are, the more successful the movement will 
be. In other words, what is required is a crusade. 

Publicity spells life to good causes and, very often, death 
to poor ones, and by that test I, for one, am content to judge 
the S.T.E. That which is conducted in dark corners, and in 
secrecy, has only its authors to thank if it is classed with 
conspiracies instcad of crusades. 

In conclusion, I wish to emphasise that I have no desire 
whatever to “crab” the legitimate efforts of the S.T.E., 
and no one would be more pleased than myself to find that 
it is on the right lines. 

However, I am not convinced by Mr. Wyld's letter that this 
is the case, especially as I am informed on good authority 
that the efforts of Mr. Wyld and his friends are almost solely 
directed towards political action, thus laying them open to 
temptations to form undesirable alliances with various labour 
organisations. 


July 15th, 1920. 


Garton le Roet. 


About Condensers. 


Would any reader kindly let me know details of any books, 
papers, &c., on the theory, design, and construction of etatic 
condensers, especially those for power purposes, c.g., phase 
splitting on single-phase motors, power-factor improvement 
on А.С, systems, &c.? 

Capacity. 


Persia. 
June 5th, 1920. 


What is the Contractor Doing? 


“ British Manufacturer asks why the contractor fills his 
window with American heating and cooking apparatus. The 
answer appears to me, as a contractor, to be obvious. 

It is our duty to supply the consumer with what һе wants 
in the form of apparatus which will not only do the work 
which it is required to do, but will also look artistic. The 
British Manufacturer ’’ has apparently forgotten that there 
is such a word as Art.“ The American manufacturer not 
only remembers that word, but introduces it into his pro- 
ducts. 

When “ British Manufacturer " learns this lesson, which 
he does not appear to understand at the present time, he 
may be quite confident that he will have the whole-hearted 
support of the contractor in disposing of his goods. 


Live Wire. 
July 19th, 1920. 


[Several letters have been unavoidably held over to our next 
issue.—Eps. Erec. Rev.) ; 
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Midland Rates of Pay.—At а meeting held at Notting- 
ham, on July 13th, basic rates and working conditions were settled 
by the Industrial Council for No. 7 East Midlands District, 
including South Notts, South Derbyshire, and South Lincolnshire, 
with the whole counties of Leicester, Rutland, and Northanta. In 
fixing rates and conditions, the area was divided into two grades, 
large undertakings of over 5,000-KW. capacity, such as Nottingham 
and Leicester, being placed in Grade 1, and smaller planta in the 
second grade. The terms agreed upon will now be presented to the 
National Industrial Council for approval, and, it is expected, will 
come into operation as from August let next, a Committee being 
appointed to deal with any anomalies which may arige. It was 
determined that Burton-on-Trent and Mansfield should be directly 
represented upon the Council, thereby raising the number to 14 
upon each side, representative of employers and employed. 


Book Notices.—The July issue of Conquest contains, 
amongst a variety of interesting items, articles on Electric 
Melting Furnaces,” by F. Rowlinson ; " Electrifying Seeds; and 
a description of the punched-card system of dealing with statistics 
and commercial data, the Hollerith machine being electrically 
operated throughout. 

„The Metropolitan- Vickers Gazette." Vol. VI. No. 87 (23 pp.). 
—The June number of the Gazette presents several long, interest- 
ing articles, including fully-illustrated descriptions of a new blast- 
furnace hoist and contactor-type starters for motor-driven air 
c mpressors. 

“Polytechnic Institute of Brooklyn: Catalogue of the College of 
Engineering, 1920-21." (119 pp.) This volume describes the 
various departments and courses of the College, with the rules for 
admission, particulars of degrees conferred, &c. 

“The Trend of Regulation," by the Hon. Carl D. Jackson, and 
“ Тһе Reward for Efficiency," by the Hon. Edward O. Egerton 
(24 pp.). These are two addresses covering the financing of electric 
utilities and the regulation of public utilitiea given at the forty- 
third Convention of the U.S. National Electric Light Association. 

The Technology Reports of the Tóhoku Imperial University, 
Sendai, Japan.’ Voll. No. 1 (100 pp.). Tokio: Maruzen Co. 

“ Vickera' News," Vol. II, No. 19 (16 pp.), containing articles on 
the "Cosmos" lamp works, London-Paris air service, submarine 
photography, &c., all fully illustrated. 

"Scientific Paper No. 379 of the U.S. Bureau of Standards, 
" Reflecting Power of Monel Metal, Stellite, and Zinc.” (4 pp.) 
Washington : Government Printing Office. Price 5 centa. 

Amongst other publications of the Royal Institution of Great 
Britain that we have recently received are the papers on The 
Gyrostatic Compass," read by Mr. S. G. Brown, F. R. S., on Jan. 30th; 
and The Thermionic Valve in Wireless Telegraphy and Tele- 
phony,” read by Prof. J. A. Fleming, F.R.S., on May 21st, 1920. 


Sequestration.— JARDINE M’K ERLIE, electrical engineer 
and contractor, 195. Grow Road, Partick, Glasgow, and residing at 
2, Thornwood Drive. Partick, Glaszow.—Meeting of creditors at 
the Faculty Hall, St. George's Place, Glasgow, July 28th. Mr. 
J. L. Mackie, 62, St. Vincent Street, Glasgow, agent. 


The British Industries Falrs.— The President of the 


Board of Trade has appointed a committee consisting of the 
following, viz.:—Sir Frank Warner, K.B.E., chairman ; Mr. W. A. 
Anderson, Mr. P. W. L. Ashley, C.B., Sir W. H. Clark, KC.ST, 
C.M.G., Mr. J. W. Murray, Mr. G. C. Vyle, and Major F. H. Wedg wocd, 
to consider the best policy to be adopted in future as regards 
British Industries Fairs, particularly in respect of the centres at 
which they should be held, the trades which should be included, 
and the classes of exhibitors who should be allowed to participate. 
Mr. А. G. Chuter, M.B.E., ofthe Department of Overseas Trade, haa 
been appointed secretary to the committee. 


Health Exhibition.—The Health Exhibition at Bingley 


Hall Birmingham (under the auspices of the Royal Sanitary 
Institute, which is this week holding its conference in that city), 
was opened on Monday by the Lord Mayor (Alderman W. A. 
Cadbury). The great hall was filled with stands of exhibits dealing 
with health, sanitation, and domestic hygiene. Electrical 
appliances constituted a good feature. A silver medal was awarded 
tothe City of Birmingham Electricity Department, for a display 
emphasising the hygienic value of electrical appliances; and 
another was given to the Hoover Suction Sweeper Co., for electric 
sweepers. Bronze medals were awarded to Mesars. Charles E. 
Beck & Co., London, for the Thor” electric washing machine; to 
the Gem Labour Saving Device Co., Manchester, for the Gem“ 
electrio vacuum cleaner; and the Western Electric Co., Ltd., 
London, for an electric sewing machine. 


Catalogues Wanted in New Zealand. — Makers of 
British lighting and power sets are asked to send catalogues and 
price lists in duplicate, together with particulars of terms, 
delivery, export arrangements, to Н.М. Trade Commissioner, Р.О. 
Box 369, Wellington, New Zealand, as there ia a market there for 
these manufactures. 


Inquiries.—Makers of the Bowman Ashden” fly- 
wheel dynamotor and magnetic clutch brake are asked for, 


Company  Liquidations. — INSULATION AND METAL 
FITMENTS, LTD.—Windipng up voluntarily. Liquidator. Mr. M 
Jenks, 6, Old Jewry, E.C. | 


BUSINESS NOTES. 


Small Sets for Nairobi.—H.M. Trade Commissioner, 
Nairobi, East Africa, in a recent dispatch to the Department of 
Overseas Trade, mentions that there is а reasonably good demand 
in that country for small electrical power sets with battery. 


Copper and Lead Prices.—Messrs. F. Smita & Co., 
report, July 20th :—Copper (electrolytic) bars, £111, £1 increase: 
electrolytic sheets, no change; electrolytic wire rods, £126, £1 
increase ; electrolytic Н.С. wire, no change; silicium bronze wire, 
no change. 

Messrs, JAMES & SHAKESPEARE report July 20th :—Copper bara 
(best selected), sheets, and rods, no change. English pig lead, £37 ; 
10s. decrease on la:t week's prices. | 


American Business Methods in Helland.— The following 
advertisement appeared in a Dutch Daily Newspaper last week: 


"AMERICAN MANUFACTURERS 


of highest standing require 


CAPABLE CONCERN as 
SOLE REPRESENTATIVE | 


for First class Motor Tractors with Ploughs 
and Motor Trucks. 


Both brands already introduced in this country. 
Only those who have sufficient capital to carry 
stocks need apply.“ 


Comment on the suggested financial arrangements is needless. 


E.D.A.— We have received a further bunch of pamphlets 
from the Electrical Development Association. Couched in non- 
technical terms, these are designed to point out the advantages 
of doing it electrically" to the lady of the house. Labour-savin;r 
is, of course, the main theme, and one of the leafleta —" Start the 
day the easy way "—demonstrates the benefit of electric kettles, 
toasters, &c. Another — The beginning of a perfect day "— deals 
with electric cooking, and "silent aids to comfort " emphasises 
the cleanliness and convenience of electricity. 


French Manufactures.— The sixth display of articles 
manufactured in France is being given at the Office Commercial 
Francais en Angleterre (French Commercial Intelligence Depart- 
ment), 153, Queen Victoria Street, E.C. 4, from July 15th to 3186. 
The objecta of this organisation are principally to foster and develop 
Anglo-French commercial relations by procuring special inforina- 
tion and giving all possible assistance to exporters. Its accounts 
are submitted annually to the French Ministry of Commerce, under 
whose auspices it operates. The present display is divided into 
three sections. The first comprises photographic apparatus, 
philosophical and surgical instruments, laboratory apparatus, &c. 
In this group are cameras, binoculars, compasses, barometers, 
altimeters, theodolites, &c., by well-known French companies; in 
all about 30 manufacturers are represented. A feature of this 
section is an explosive testing machine, made by L. Doignon, of 
Malakoff (Seine), embodying a small motor and other electrical 
accessories, but apart from this, and some electromedical apparatus, 
the electrical side is practically neglected. Group 2 exhibits 
perfumery, ornaments, jewellery, fancy work, small leather goods, 
brushes, &c., and the third section is devoted principally to literature 
—French commercial journals and reports. 


New Belgian Company.—A new company has just been 
formed at Forest-lez- Brussels, with a capital of 1,000,000 fr. and 
the title La Société de la Soudure Electrique Autogene, to carry on 
an electrical-welding business. Among the directors of the new 
concern is Major James Caldwell. 


French Companies.—The Société Force et Lumiere 
Electrique (9, Rue de Rocroy, Paris) has acquired the Strassburg 
and Metz branches of ће A. E.G. in Alsace-Lorraine. 

The Société des Forges de Montalieu, with offices at 1, Avenue 
du Comte-Vert, Chembéry (Savoy), has been launched as а com- 
pany for the acquisition, installation, and working of hydroelectric 
power, more particularly for use in the electro-metallurgical 
industry. Its capital is 100,000 fr. 

There has been formed at Paris (60, Rue Michel Ange), the 
Société de Constructions Electriques et des Moteurs Tripharés 
Roux, with the objects indicated by its title. The capital is 
300,000 fr. ; 

Office Commercial des Fabricants Spécialistes de l'Industrie 
Electrique is the name of а company formed at Lyon (32, Rue de 
Marseille), with & capital of 100,000 fr., to further the interests of 
electrical manufacturers of special lines. 

With headquarters at 4, Rue Rosenwald, Paris, Adrien Fieux et 
Cie. have established themselves as a company, with a capital of 
115.000 fr., for the manufacture of electrical apparatus, 


New Swedish Companies.—Among the new companies 
recently formed in Sweden in connection with electric lighting 
undertakings are the Hammerdals Elektriska Kraft Aktiebolag, of 
Hammerdals, and the Genea Elektriska Aktiebolag, of Stockholm. 
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Canadian Contracts: THE ADVANTAGES OF DIRECT 
HREPRESENTATION.--L'he Provincial Governments and Munici- 
palites throughout the Dominion of Canada frequently ad- 
vertise locally considerable requirements in machinery and 
other supplies, and, since it often happens that the plant, 
Xc., is urgently required by the time that the necessary 
expenditure is authorised, the period allowed for the sub- 
unssion of tenders is usually short. This is an old difficulty 
of British. traders in their relations with сег and more 
distant parts of the Empire as well. It may prevent British 
suppliers from submitting tenders, or at least place thein 
at à very considerable disadvantage as compared with Cana- 
dian manufacturers and U.S.A. firms who for geographical 
reasons are more favourably placed. 

The authorities concerned are fully aware of the position, 
but, while they appreciate that it is to their advantage that 
United Kingdom tirms should tender and are anxious to give 
them every opportunity of competing, reasons of urgency, 
as already stated, often render impracticable an extension of 
the period allowed for the submission of tenders. 

An effective way to surmount the difficulty is by having 
direct representation in the Dominion. Provided the agent 
has the desirable attributes for the position, and is given 
powerg Wide enough to enable him to act promptly in the 
interests of his principals the latter can enjoy all the advan- 
tages of a local house. The substantial accuracy of this 
statement is not infrequently confirmed in reports received 
in the Department of Overseas Trade. Quite recently the tender 
of a United Kingdom firm for motor lorries required by a 
Canadian municipality was accepted provisionally. The local 
agent of the tenderer was able to satisfy the municipal 
authorities that their stipulations would be met, and the 
tender was finally accepted. Not Jess important in point of 
value are some of the orders placed by private firms, and 
although speed in tendering may not in these cases be во 
essential to success, the services of a responsible agent who 
can, if required, conduct any necessary negotiations or in- 
quiries in person are likely to be of considerable assistance 
to his principals in this country in their efforts to. secure 
Canadian business. Among cases of successful tendering by 
United Kingdom firms recently reported to the Department 
of Overseas Trade may be mentioned :— 

1. An order for a horizontal boring machine required by a Cánadien firm 
ашт Ьу a United Kingdom manulacturer with a branch house іп 


2. А contract for copper pipe was obtained by a United Kingdom firm 
whose, success is partly attributable to the efforts of their Montreal agent. 


In both these cases the successful firm first heard of the 
opening through His Majesty's ‘Trade Commissioners in the 
Dominions, who are often in a position to assist agents in 
their efforts to secure orders for their principals. United 
Kingdom firms who have not already done во are invited to 
communicate to the Department of Overseas Trade, 35, Old 
Queen Street, S.W.1, the names and addresses of their 
agents for the information of His Majesty’s Trade Commis- 
sionerg in Canada. 


Private Meeting.—Hewett, Raine & Co., 41, Lewis 
Grove, Lewisham, London, S.E., electrical engineers.—The 
creditors interested herein were called together recently, at 
the offices of -Messrs. Corfield & Cripwell, accountants and 
auditors, Balfour House, Finsbury Pavement, E.C., when a 
statement of affairs was presented which showed liabilities 
of £605. The indebtedness to the trade was 4802, the balance 
being due to the bank. The assets are £987, or a surplus of 
£182. Mr. W. Osborne reported that the stock should realise 
favourably, while the book debts were generally good. Only 
a small amount was required to complete the work in progress. 
He added that the position was somewhat unusual. A busi- 
hess previously carried on at the same address under the style 
of Messrs. Chapman & Co. was purchased for £700, of which 
£300 was for the stock and the remainder for goodwill, The 
money for the purchase was found by two gentlemen, but 
one of them had never taken any practical interest in the 
concern, and was now travelling on the Continent. A third 
gentleman became identified with the business in July of the 
present year, but no further capital was then introduced. 
Messrs. J. О. Raine and S. Hewett had only drawn on the 
average & sum of £3 & week each. From the figures which 
had been prepared it appeared that the business had been 
conducted at a loss for some little time past, and the gross 
profits had nof been sufficient to cover the establishment 
charges and the drawings. After a short discussion a resolu- 
tlon was passed in favour of the matter being dealt with under 
a deed of assignment, with Mr. W. Osborne as trustee. A 
committee was also appointed consisting of the representatives 
of Messrs. Falk, Stadelmann & Co., the Commercial Electric 
Accessories Co., 'and the General Electric Co. 


Electric Steel Production.—"tatistics recently published 
у the American Iron and Steel Institute show that while 
the total annual stecl output of the country has about doubled 
in the last five years, the tonnage of electric steel has been 
Increased. twentv-fold. The electric process has passed the 
crucible and Bessemer processes for the production of alloy 
eteels, and is almost equal to the open-hearth acid process. 
The total capacity of the electric steel furnaces of the 
United States in 1919 was about 1,350 short tons. On the 
basis of three heats per day, operating 300 days per annum, 


— 


these furnaces are capable of producing 1,215,000 short tae 
on an -Lour day basis. For continuous operation of A 
hours per day the annual capacity would be 2,025,000 short 
tons. Electrical steel furnaces in the United States increased 
from 155 in 1917 to 330 in 1919. 

The results obtained in general average practice indicated 
that the electric furnace steel was uniformly better by a 
startling percentage. Due to the fact that electric steel can 
be poured at a much higher temperature in a still or dead 
condition, it has become possible to produce intricate thin- 
section castings with regularity and without a high percentage 
of rejectiona. 

The demands of the Government on account of wartime 
requirements brought out requirements which could only be 
met by us;ng the electric furnace. "This naturally stimulated 
the industry and placed it on a firm foundation.—American 
Machinist. 


Inter-Ally Electrical Engineering Developments. — A 
correspondent states that some important inter-ally electrical 
engineering developments are in progress.. In November, 
1915, there was formed in Paris a company with the title of 
La Société des Constructions Electriques du Rhone, to carry 
on an electrical engineering business, the concern acquiring 
through the English Electric Co., Ltd., the rights to use the 
patents of the Phoenix Dynamo Manufacturing Co., Ltd. 
Bradford; Dick, Kerr & Co., Ltd., Preston; the Siemens 
Dynamo Works, Ltd., Stafford; and Willans & Robinson, Ltd., 
Rugby. 

Recently the title of the Rhone Co. was altered to that of 
the Société des Constructions Electriques de France, the 
capital being at the same time increased to 40,000,000 fr. It 
has also acquired the works at Tarbes of the Singrun Co. of 
Epinal, and has secured an important contract from the Midi 
of France Railway Co., in connection with the electritication 
of that company’s systein. 

One of the other developments of the Rhone Co. was the 
formation some time ago of a Belgian branch under the name 
of the Société Auxiliaire de Constructions Electriques. de 
Belgique. ‘The Belgian concern, among other things, has 
secured an interest 1n the Compagnie Internationale d’Elec- 
tricite, of Liege, the capital of which has been increased to 
40,000,000 fr., and purchased the engineering business of the 
Anciens Ateliers Van den Kerckhove, of Ghent. To carry on 
these undertakings a new company has now been formed 
with the title Le Société des Constructions Electriques de 
Belgique, and arrangements are now in hand for the extension 
of the w orks both at Ghent and Laege. 

The English Electric Co., Ltd., on its part has undertaken 
to technically assist the new concerns in the direction of 
railway electrification work, the construction of turbines, the 
equipinent of tramway systems, the production of electric 
motors suitable for iron and steel rolling mills, mining and 
textile mill plant, signalling systems, telephone apparatus, 
cable and wire manufacture, &c. At the same time the French 
company will assist the Belgian undertaking in the direction 
of electric locomotives, and “electro-metallurgy. . 


Applications for British Trade-marks.—Appended is a 
summary of the recent applications for British trade-marks in 
respect of goods connected with the electrical trades and 
industries: — 

Bleriot-Phi (lettering combined with design). No. 307,872. 
Class 6.—Machinery for generating light for vehicles, ships, 
and boats. Bleriot, Ltd., 57-59, Long Acre, London, М.С. 
December Ist, 1919. 

Eclat, British Made (lettering combined with design). No. 
399, 799. Class 13.—Electric lamps (ordinary), British made. 
R. Edghill and L. Schaer, 2, Woodchester Street, Paddington, 
London, W. January Ast, 1920. 

Junghans I (lettering combined with design). No. 381, 961. 
Class 13.— Electric pocket lamps and parts. Gebruder Jung- 
hans Gesellschaft, 134, Gaishaldenstrasse, Schranberg, Ger- 
many. September 13th, 1919. 

Electrilac. No. 402, 170. Class 50. Electrical insulating pre- 
parations. Arthur О. Brown, trading as the Rustnot Co., 78, 
Bridge Street, Manchester. March 23rd, 1920. 

Prento. No. 400,479. Class 8.— Electrical distributing 
boards and electric bell indicators. Herbert B. Frentice, 
ben, 1920 Works, Crossland Street, Holbeck, Leeds. February 
th, 19. 


Gnonie: No. 302,281. Class 6.—Electric machines, ёе. 
Société des Moteurs, Gnome et Rhone, 11, Rue de la Boetre, 


Paris. June 3rd, 1919. 
C.M.C. (monogram). No. 402,720. Class 8.—Electrical 
switchgear. Cleveland Metal Co., Ltd. , Bridge Works, Bridge 


Street, Stockton-on-Tees. March ‘Ist, 1920. 

Lewcos. No. 401,694. Class 8.—Electric light flexibles and 
telephone flexibles. Мо, 401,896. Class 50.—Impregnated 
electric insulating tapes. London Electric Wire Co. & Smiths, 
Ltd., 7, Playhouse Yard, Golden Lane, London, E.C. March 
15th, 1920. 

Klik. No. 403,345. Class 13.— Electric accessories. The 
B.E. Co. (of London and Birmingham), Ltd., 67, Upper 
Thames Street, London, E.C. April 24th, 1920. 

Mercure. No. 492,367. Class и Ес generators for 
lighting and power purposes. Ward & Goldstone, Tid., 
Sampson Works, Salford, Manchester. March 26th, 1920. 
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Bankruptcy Proceedings. — EDWARD STIRLING ELAM 
and JOHN WALTON, trading as Elam, Walton & Co., electricians, 
63, King Edward Street, Kingston-upon-Hull.— The public 
examination of these debtors was beld on 12th inst., at Hull. 
According to the debtors’ statement of affairs the unsecured 
liabilities amounted to £336, and assets £111, thus disclosing 
& deficiency of £225. The debtor Elum attended, and the 
Official Receiver reported that the debtor Walton had written 
a letter to him gaying he was in London, and was unable to 
return. This debtor’s examination wag therefore adjourned. 
With reference to Elam, this debtor stated that he joined the 
army in 1914, and was discharged on account of ill-health in 
1918. He admitted that neither he nor his partner were 
electricians. The capital of the business was £40, which was 
found by Walton, and he (Elam) paid into it at different 
times portions of his pension. His total drawings from the 
business were only £31 10s. In February they opened a branch 
shop in Aivlaby Road. He attributed their failure to want 
of capital, inexperience, and loss through fire. The examina- 
tion was closed. 

MELLON, W. H. (lately trading as H. B. Wallis & Co.), 
electrical engineer, Chiswick.—Last day for receipt of proofs 
for dividend, August 5th. Trustee, Mr. T. Gourlay, 14, Bed- 
ford Row, W.C. 4. | 


Foreign Goods in British Catalogues. — Н.М. Trade 
Commissioner at Wellington, New Zealand, writes that he is 
continually receiving complaints from local firme which arise 
from the inclusion in British catalogues of details of foreign 
goods without any indication that they are foreign. When it 
is found out in one case it naturally leads to a doubt ag to 
whether any of the goods in the catalogue are British, and 
in а country such as New Zealand, where gentiment 18 etrongly 
British, harm is undoubtedly done to the trade of the firm 
concerned. The extra import duty to be paid on goods of 
foreign origin above the preterential tarif on goods ot United 
Kingdom manutacture has also to be taken into account.— 
Board of Trade Journal. 


Liverpool Cable Jointers Strike. — Our Liverpool 
correspondent writes: ‘Lhe strike of the Liverpool Corporation 
cable jointers and street box examiners, members of the 
Electrical Trades Union, and navvies employed in excavating 
for the laying of electric mains, drags on into the ninth week, 
and no steps appear to be taken to arrive at a settlement. 
Ít is and has been competent since May 17th, when the strike 
was initiated, for any eight trade union representatives to 
call a special meeting of the District Council to be held 
within seven days, but no such action has been taken. The 
grievance of the men is that they -have not participated in 
the awards granted to certain grades employed at Liverpool 
and certain other towns, and their demand 1s that they should 
benefit to the full. ‘The recommendations have been accepted 
without question throughout the north-western area except 
the grades now on strike at Liverpool. Instead of challeng- 
ing the decision, and their representatives asking for a meeting 
of the District Council to discuss the matter, the men ceased 
work about May 17th. The representatives of the men then 
asked for a meeting of the District Council, but neither were 
the employers' representatives nor, in fact, several of the 
trade union representatives, willing to attend а meeting prior 
to the men now on etrike returning to work. Thus, although 
there exists machinery for dealing expeditiously with any dis- 
pute as it arises, unless the rules are observed, it might as 
well not exist. 

Writing later, our co ndent reports that the strike has 
extended to the Wallasey and Birkenhead Corporations. 


The French Jeumont Works,—The report of the directors 
of the Ateliers de Constructions Electriques du Nord et de 
l'Est (Jeumont-Nord) is accompanied by accounts for the 
past eix years, circumstances having rendered it impossible 
for balance sheets for the years of war to be submitted at an 
earlier date owing to the late enemy occupation of the works 
at Jeumont. It 1s possible for the company to pay two divi- 
dends for this period of years, namely, 4 per cent. out of 
net profits of 3,677,000 fr. for 1917, and 5 per cent. out of 
2,200,000 fr. for 1919. The report states that despite the 
reduced activity during the war the results had permitted 
the company to make the normal rate of depreciation, and 
also form a provision fund of 2,000,000 fr. These results were 
achieved, thanks to the old workshops at Saint-Ouen, the 
shops rented at Bezons during the war, and the establish- 
ments purchased at Saint-Denis in 1916. The company was, 
therefore, about to approach a period of activity with a well- 
established financial situation, which was of the greatest 
I еве in view of the high cost of labour and raw mate- 
rials. 

Immediately after the armistice, the report states, the direc- 
tors devoted their attention to the recovery of the plant re- 
moved by the German armies. Working at Jeumont was 
begun ag soon ag circumstances permitted. The foundries 
for pig iron, steel, and bronze were restarted at the beginning 
of 1919. In the case of the engineering shops it was necessary 
to wait for the restoration of the railway before the machinery 
recovered could be transported, together with the replacement 
of machinery purchased during the war. The machinery re- 
covered, which had been worked intensively by the Germans, 
had to undergo considerable repairs, and a certain number 
of machine tools had to be refused. Nevertheless it was 
possible to consider the shops ag reconstituted as from Sep- 


tember, when 40 machines were etil missing, but moet of 
these had since been returned. The cable factory, the wire 
drawing иш, the rolling mill, and the factory for insulating 
materials had experienced а more complete devastation than 
the workshops, and the recovery of the plant and resumption 
of working required a longer time. Some idea of the quantity 
of plant removed could be gathered from the fact that until 
the end of April, 1920, 340 machines, necessitating the use 
of 112 railway trucks, had been returned by Germany, and 
there stil remained to be restored important cable-making 
plant which the Germans had sold to an Austrian firm, and 
for the return of which over 40 wagons would be needed. 
The erection of the rolling mill was proceeding, and it would 
soon be put in operation again, while the wire mill recom- 
menced working at the end of 1919, and was now in full 
operation. The factory for tubes and moulded insulating 
inaterials had yet to be re-established. As a result of the 
reconstruction of the works at Jeumont those at Saint Denis 
had been specialised for the construction of low and high 
tension apparatus, and as soon as the remainder of the plant 
was restarted, the productive capacity of these two works 
would be considerably greater than that in 1914. In conclu- 
sion, the report mentioned that the orders on hand for the 
different departments were numerous, and would find full 
occupation for them for a long time forward. 

Baron Empain (chairman), replying to questions at the 
recent annual meeting, stated that the sum of 14,000,000 fr. 
provided for depreciation was not high, baving regard to the 
alinost worn-out condition of the recovered machinery and 
the necessity for having up-to-date machine tools in order to 
produce cheaply. The claims for war damages amounted to 
29,466,000 fr. on the basis of pre-war prices, of which 16,680,000 
fr. had been paid by the Bureau of Industrial Reconstruction. 
As to the present position of affairs, the chairman remarked 
that the situation was very favourable from an industrial 
point of view; orderg were abundant at satisfactory prices, 
and supplies of raw materials were assured on appropriate 
conditions, the only obscure question being that of labour, 
the fluctuations in which had been considerable. The direc- 
tors, however, had guaranteed themselves as much as possible 
against losses from this situation of labour, and they believed 
they had been successful in this respect. 


The Demand for Machinery in China.—In connection . 
with the presence in this country, on а visit, of Mr. Н. Н. 
Fox, C.M.G., Commercial Counsellor of H.M. Embassy in 
China, the Board of Trade Journal publishes an article on 
The Chinese Market: Outlook for British Trade." In the 
course of this contribution the writer comments as follows on 
the demand for machinery: This industrial development 
has naturally created a demand for foreign machinery, which, 
owing to the cessation of supplies from Europe and latterly 
from America caused by the war, has now assumed very con- 
siderable dimensions. From all parts of China come ordera 
and inquiries for textile machinery, railway material, electric 
light and power plants, motor cars and lorries, which our 
engineering firms are unfortunately only able to cope with to 
a limited extent, as they have difficulty in obtaining fixed 
quotations and guarantees of delivery from manufacturers in 
the United Kingdom, who are apparently fully occupied with 
home orders. This is particularly regrettable in view of the 
enormous expansion in the engineering trade of China that 
is bound to take place within the next few years, and the 
keen competition on the part of the Americans, Germans, and 
Japanese. It is desirable that home manufacturers with an 
eye to the future could see their way to give priority to some 
orders at least from China in order to keep British manufac- 
tures before the Chinese. It must be remembered that 
machinery being still comparatively rare in China, each com- 
plete equipment of, say, a cotton mill or an electric light plant, 
attracts far more attention than it would in countries where 
industries are more highly developed, and, indeed, serves ав 
the best of all advertisements for not only the particular maker 
of the goods, but for the manufacturers of the maker'e country 
in general.” 

London firms who are desirous of consulting Mr. Fox while 
he is in this country should communicate with the Depart- 
ment of Overseas Trade, 35, Old Queen Street, S.W.1. He 
will be touring certain industrial areas in the United King- 
dom, during the months of September and October. 


Swedish Enterprises in Holland.—Supplementing the 
information contained in the present annual report of L. M. 
Ericsson’s. A.B., i£ is now stated that the company's new 
subsidiary in Holland bears the title of the Nederlandsche 
Ericsson Telefon Fabricken, and has a share capital of 
3,000,000 florins, of which the parent company holds about 
two-thirds. The Swedish company hag received some large 
orders from Holland. Among these is mentioned one for a 
modern telephone exchange for 5,000 subscribers on the Hult- 
man automatic system, for the communal local . telephone 
company in Rotterdam. It is said to be probable that the 
company or its Dutch subsidiary will also receive the orders 
which will result from the conversion to the automatic system 
of the whole telephone service in the city. А contract has 
also been booked for an interurban exchange in Rotterdam 
for the Dutch State Telegraph Administration, which it is 
caleulated will be one of the greatest and most modern in 
the world. The company is also about to erect three other 
exchanges in Holland, whilst various sections are to be es- 
tablished in Java and Sumatra. 
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Catalogues and LIsts.— THE Ввгтівн ELEOTRICAL 
PLANT Co., Lro., 66, Oarrick Street, Glasgow.—A well-produced 
catalogue (55 pp.) of А.С. motors—squirrel cage and alip-ring 
induction types—including illustrations and a great amount of 
useful information. A table of metric equivalente is also given. 

THE А. & A. ELECTRICAL Co., LTD., 18, Farringdon Road, E.C. 1. 
—An illustrated and priced leaflet listing various types of bulbs for 
automobile lighting from 2 to 48 С.Р. 

THB GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C. 4.—Catalogue 8 (2) section (20 pp.), an illustrated and priced 
list of H. and Н." Hart-anap switches of various types and 
applications. Heater, electrolier, and Continental type switches 
are inoluded, and wiring diagrams are also given. 

Tar LEA RECORDER Co., LTD., 28, Deansgate, Manchester.— 
Leaflet O2, illustrating and describing totally-enclosed “ Lea 
V-notch meters for measuring boiler feed water. 

Messrs. SIEMENS Bros. & Co., LTD., Palace Plaee Mansions, 
Kensington Court, W. 8.—Pamphlet A 707, an illustrated description 
ofa ship's navigation lights indicator, complying with the require- 
ments of Lloyds for electric navigation lights. 

Messrs, PRITOHETT & GOLD and ELEOTRICAL POWER STORAGE 
Co., LTD., 50, Grosvenor Gardens, Victoria, S. W. 1.—A well- 
produced catalogue (64 pp.), containing useful notes on electrical 
power storage, battery-booster plants, &c., dessribing and illus- 
trating various types of secondary cells and batteries, and giving 
photographs of installations. 

Messrs. JOHNSON & PHILLIPS, LTD. Chariton, 8.E.7.—A 
description (8 pp) of six switchboard installations giving a 
general view in each case. Boards erected for the Sydney muni- 
cipality and the L. O. O. tramways аге inoluded. 

THe ELECTRICAL SUPPLIES Оо, The Lighthouse,” 233, 
Tottenham Court Road, W. 1.—A price list of Univeral” elec- 
trical appliances, illustrating irons, kettles, &o, 

Messrs, GEORGE KENT, LTD., 199-201, High Holborn, W.0.—A 
list complete to May, 1920, of "Venturi" meter installations 
(36 pp.). 

ENTERPRISE MANUFACTURING Co., LTD., Gun Street Elec- 
trical Works, Bishopsgate, E.1.—A priced and illustrated leafiet 
dealing with ironolad switch and fuse gear from 30 to 200-ampere 
capacity. 


Annual Outings.— On Saturday, July 10th, the staff and 
employés of the firm of STEGMAN & Co., Clapham Junotion, spent 
а long day at Brighton. The company numbered more than 30. 
Dinner was Dijo at the Queen's Hotel. The chair was occupied 
by Mr. W. H. Mansell. The arrangements for the outing were 
carried out by Mr. H. T. Mitchell, who acted as steward. The toast 
" Success to our Firm" was well received. 

On Saturday, July 10th, the employés and staff of the SourR 
WALES ELECTRIO WELDING Oo. held their annual outing. They 
proceeded from Swansea by train to Llanwrtyd Wells, where sporis 
were organised. 

The annual outing of the C. E. C., LTD. (THE Оту ELECTRICAL 
Co.) was held on Saturday last, when a char-à-banos tour of the 
Surrey Hills was made. In the morning trip, Great Bookham, 
Merrow Downs, Newlands Corner, The Silent Pool Albury, Shere, 
Gomshall and Dorking were visited. Atlunch the opportunity was 
taken to make a presentation to Mr. H. E. Ellis, the managing 
director and founder. The present took the form of a large 
Seascape, by К. Weignal, R.A., with a suitable insoription plate. 
Mr. Ellis, in acknowledging, welcomed back those who had returned 
from the war. The toast of “ Тһе Firm" was replied to by Capt. 
H. E. О. Ellis, M.C., late В.О. and R.F.C. The toast of The 
Ladies was proposed by Capt. H. V. Ellis, late R.A.F. 


Catalogues Wanted at Mombasa. — THE  MoMBasA 
ELECTRIC LIGHT AND PowEBR Co., LTD. P.O. Box No. 104, 
Mombasa, E.A.P., asks us to request manufacturers and factors of 
the following goods to send them catalogues and illustrated 
literature :— 

Steam, gas, oil, and electric power plant (engines, dynamos, and auxiliaries). 

Switchboards, switchgear, and instruments (A. and D. c.). 

Wires and cables, bare copper, V.I.R. asbestos insulated, paper-covered, 
and lead-sheathed, steel-tape armoured. 

Electric lighting fittings and accessories of every description. 

Overhead transmission gonr and materials of every kind, 

Engineers’ stores, machine tools, &o, 


Cable-Makers’ Strike Baliot.—A meeting of repre- 
sentatives of the Executives of the Workers’ Union, the National 
Federation of Women Workers, the Electrical Trades Union, the 
India-Rubber Cable and Asbestos Workers, the National Union of 
General Workers, and the National Amalgamated Union of 
Labour—all connected with the cable-making industry—has 
decided to take a ballot of their members in the industry on the 
question of a strike to enforce the claim made on the Cable- 
Makers’ Association. The claim is for 15s. per week for all 
employés over 18 years of age, and 78. 6d. per week for those below 
18 years of age. An offer has been made by the employers which 
is regarded by the Unions as totally unsatisfactory.— Daily Herald. 


French War Profits Concealment.— M. Victor Euricult, 
telephone apparatus manufacturer, has been condemned to three 
months' imprisonment and the payment of & fine of 10,000 fr. for 
concealing a sum of 1,698,944 fr. war profits. It transpired on 
investigation, that while in 1911 his profits on supplies to Govern- 
ment totalled only 153,000 fr., in 1917 his firm netted 1,135,000 fr. 
of profits. Exalted military or civil personages are assumed to be 
mixed up in the business. 


Trade Announcements. —Mxssgs. W. Oannina & Oo. 
Ітр., of Birmingham, have completed the extension of thelr 
engineering works which are now fully organised for dealing with 
mass production of dynamos and polishing lathes, It will be 
remembered that in August, 1918, their engineering department 
waa completely burnt out, and the new works are fully equipped 
with the latest machine tools. The new works have a capacity 
four times that of the old ones. 


The business of Messrs. ALLEN & PARKES, 15, Summer Row, 
Birmingham, will be carried on as usual under the same name. 
The dissolution of partnership referred to in our last isque related 
to the retirement of Mr. A. J. Allen from the firm. 

THE JOSEPH DIXON CRUOIBLE Oo. have appointed Mr. О. К. 
Averill (28, Victoria Street, London, S. W. I) as their sole agent for 
the United Kingdom for their graphite produeta., 


Annual Holidays.—The works and offices of MESSRS. 
Hia@s Bros., Birmingham, will be closed for the annual holidays 
from July 30th till August 9th. Correspondence will not be 
attended to during that period. 

The works of Messrs. J. Н. TUCKER & Co., LTD., Birmingham, 
will be entirely closed from Friday evening, July 30th, until 
Monday morning, August 9th, for the summer holidays. 

The offices and stores of the NEWMAN ELECTRICAL Co., Newman 

Street. London, W. 1, will be closed from Saturday, July 31st, until 
Saturday, August 7th (inclusive) for the holidays. Urgent corres- 
pondenoe will receive attention. 
The works of Messrs, WARD & GOLDSTONE, LTD., Salford, will 
be closed for the summer holidays from July 26th to August 3nd 
inclusive. The offices, stores and packing departments will be - 
open as usual to deal with correspondence and orders. 

The works of the MIDLAND ELECTRIC POWER INSTALLATION 
Co., Wolverhampton, will be closed from Friday night, July 30th, 
until the morning of Monday, August 9th, for the August 
holidays, 

The Trafford Park works and offices of the METHOPOLITAN- 
VICKERS ELECTRICAL Co., LTD., will close down for the annual 
holidays on Friday, July 23rd, and will re-open on Tuesday, 
August 3rd. А small staff will attend to important matters. 

The London offices of the City ELECTRICAL Co. will be closed 
from July 31st to August 9th. No oo dence will be 
attended to, but а small i gun staff will be in attendanoe for 
urgent matters. Works telephone : "North 365." 


Dissolution ef Partuership.—OLirFoRD BUTLER AND 
Co., electricians and electrical engineers, 7 and 9, St. Peter's Gate, 
Nottingham.—Measrs. C. Butler and T, L. Hancock have dissolved 
pru Mr. Butler attends to debts and oontinues the 

usiness. | 


2 — 


LIGHTING AND POWER NOTES. 


Barnsley.—Loax Sanorion.—The Town Council has 
received sanction to a loan of £36,250 for the installation of new 
plant at the electricity works. 


Bath.—InckREAasED Loan.—In order to meet the addi- 
tions to costs which have been incurred since the original estimate 
of the cost of extensions at the electricity works, the Electric Light 
Committee recommends application for а further loan of 47,712, 
making a total of £38,117. 


Bridlington.—YrAR's WoRKING.—The statement of 
accounts for the year's working up to March 81st last shows a net 
deficit of 41,015. In spite of this, however, there is still a balance 
of £686 to the credit of the undertaking, which has not cost the 
ratepayers anything since ite inception. 


China.— ELECTRICAL DEVELOPMENT.—There are only 
168 electrical шаар" in Serge: 49 ота са 
foreign management. e Japanese have invested over ,000, 
in such enterprises through the South Manchurian Railway Oo., 
and $759,000 through other ooncerns; and the British have 
invested $25,000,000, of which about half is through Chinese concerns. 
In Canton there are 22 power and light companies, in addition to 
the British Tramway Co. No water power is used, most of the 
power being derived from oil, except for two ocoal-burning 
plants. They are all small, only four having a capacity of over 
1,000 Kw. There are also electrical enterprises in Kiangsu Province, 
centred around the city of Shanghai, which develop twice the 
power of the Canton plante. АП of them use steam power. Of 
the 15 electrical companies in Shengking Province, Manchuria, 13 
are managed and owned by the Japanese, and the 30,000 Kw. of power 
generated is supplied to Chino-Japanese induatry or transporation 
enterprises. The largest single enterprise is the No. 1 Power 
House of the railway company, which generates 4,500 KW. by 
steam. Although Shantung Province is one of the most populous 
areas in China, there are but four Chinese and one Japanese plants, 
generating a total of but 5,000 KW. In the other provinces there 
are only the small native planta using gas power and operating on 
a very small scale.—Jvurnal оў Electricity, 
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Chester.— YEAR'S WORKINd.— The total income of the 
electricity department for the past financial year amounted to 
£35,893, as compared with £27,512 for the previous period. The 
total expenditure was £25.088, as against £16,750, leaving a gross 
balance of £10,805 (£10,762). The payment of loan and sinking 
fund charges, &c., resulted in a net profit of £1,076. The revenue 
accruing from the hydro-electric works amounted to £4,483, and 
the capital expenditure upon this plant was £18,482. A grant of 
£200 was made towards the expenses of the Dee inquiry. 


Chipping Norton.— PUBLIC Licutixc.—Upon the invi- 
tation of the Lighting and Watch Committee, the local gas and 
electric light companies submitted tenders for public lighting. 
The Council accepted the offer of the electric light company to 
carry out the work for £300, 


Continental, —FRANCE.— The Municipal Council of Paris 
has accepted the proposal that a competition shall be held at which 
plans shall be submitted for the greater utilisation of the motive 
power of the Seine.— Financial Timex, 

IcELAND.—The first annual report of the Danish-Icelandie 
Installation Co. (Dansk-Islandsk Anlaegs-Selskat), of Copenhagen, 
which was formed last year for the acquisition of water-power ` 
rights and iron ore coucessions in the north-western peninsular of 
Iceland, states that Mr. Houth, a Norwegian hydraulic engineer, was 
engaged to investigate and report on the water-powers in the area of 
the concession made to the company. As a result of his investigation, 
the engineer concludes that the water-power available would yield 
35,200 turbine horse-power, or about 33,000 electrical horse-power 
on the average throughout the year. It is proposed to utilise the 
power for the winning of sale from sea-water, the smelting of iron 
ore, the fixation of atmospheric nitrogen and general supply pur- 
poses. It will, however, be necessary to raise additional capital to 
proceed with the work, but the financial situation is not considered 
to be favourable at the present time for appealing to the market. 
The Prime Minister of Iceland has intimated that а Government 
guarantee of the share capital may possibly be given. 


ITALY.—Àt 10 o'clock on the night of July 14th, Rome was 
suddenly plunged into darkness by the cessation of work on the 
part of employés of the gas and electricity works, The workers 
are claiming a substantial increase of wages. 

Russ1A.—PEAT FuEL.— At Shatura, some miles from Moscow. 
a successful experiment on a small scale has been made in 
generating electricity by burning peat in adapted marine engines 
and boilers, and & scheme for building large generating stations 
in the peat districts has now been prepared. Daily Newe, 


Dundee.— NEW — PrLANT.— The Corporation Electricity 
Department has resolved to get only one turbine for extensions, 
instead of two. as the makers said that the necessary two could not 
be delivered in less than 22 months, whereas if only one turbine 
was ordered, there was every hope that it might be in use in 11 
months, ' 


Faroe Islands,—ELECrgicirv SurreLY.—It is reported 
from Thorshavn, Faroe Islands, that an electricity works is to be 
established for Thorshavn in the near future, The technical 
manager of the Town Council has been in Copenhagen in order to 
make the necessary arrangements, 


Grantham, — PRICE ок SurrPLy.— The Town Council 
has decided to oppose the application of the Urban Electric 
Supply Co. for the maximum price of electricity to be increased 
from 7d. to 18. 2d. per unit, with a charge of 10d. per unit for 
lighting from July lat. i 


Hereford.—DkEcREAsE IN OUTPUT.—It was stated at a 
recent Council meeting that the number of units sold during the 
past financial year had dropped from approximately four millions 


to slightly over two millions, causing a decrease in revenue of 
£10,200, 


Heckmondwike.—YEAR'8 WorKING.—At a meeting of 
the District Council it was stated that a profit of £720, or of £1,491 
if a disputed charge was taken into account, had been made on 


the electricity undertaking. The previous year had shown a loss 
of £1,534, 


Indiía.—H ybRo-ErLEcrRIC Provect.—The Sutlej Hydro- 
Electric Scheme waa referred to at the Punjab Engineering Con- 
gress of 1919 in a paper on А Project for Providing the Punjab 
with a Cheap Supply of Electric Power," by Mr. F. L. Milne, 
A. M. I. E. E., electrical engineer, Simla, from which the following is 
an extract :— The Sutlej River takes a big hair-pin bend from Oel 
to Kirithpore. The distance round through the Bhakra Gorge is 
some 40 miles, while across it is only some seven miles, but а 
range of mountains, the top of which is 3,400 ft. above sea level, 
intervenes. Therefore to get across this gap, a tunnel 10,500 ft. 
long is needed, ending in an open cut and forebay. From this 
forebay steel pipes can bə laid to the power house 31 miles away. 
After deducting losses of head due to friction in the pipes, 300 ft. 
working head remains for the turbines, With a minimum supply 
in the winter of 2,700 cb. ft. per second, it is estimated 60,000 KW. 
can be generated. If, however, the Bhakra Dam is built, the 
requirements of the canals below will entail that never less than 
7.500-cb. ft. per second must be passed down so that 150,000 kw. 
will probably be the ultimate output of this scheme. The 
power generated, if the scheme develops, will be used to electrify 
the Simla-Kalka Hailway, provide light and fans at Ambala, and 


probably power to the mills there, light to the hill stations of 
Kasauli, Dayshai and Subath, power possibly for pumping from 
tubewella in tracts of Patiala and Nabha not served by canals, and 
for electrical extraction of metals from ores in the neighbouring 
Himalayas. There may also be possibilities of extension to Delhi, 
Amritsar and Lahore.— /ndian Textile Journal, 


Isle of Wight.—PRorosED PRICE IxOREASE.—In con- 
sequence of the application of the Isle of Wight Electric Light and 
Power Co. to the various Councila concerned for permission to 
increase charges, Sandown and Ventnor have decided to enter & 
protest, and Shanklin has acquiesced to the increase. 


King's Lyno.—Year’s WORKING, &c.—At a meeting 
of the Town Council, on Wednesday, the Electricity Committee 
presented accounts for the year ended March 3lst last, showing a 
surplus of £1,219, as compared with £1,924 in the preceding year. 
It was agreed, on the recommendation of the Committee, to use 
£525 to meet capital expenditure for which no loan had been 
obtained, and to carry forward the remainder to the next account. 
It was further reported that of the £60.498 expended to date on 
works and plant only one-fifth now remained unpaid, but considerable 
expenditure was about to be incurred for extensions, mainly песевв1- 
tated by demands for power for the shipyards recently eatablished 
on the west sile of the river, to meet which an A.C. turbo- 
generator is to bs installed and a submarine cable laid across the 
harbour, with a transformer sub-station on the west bank of the 
river. 


Kinsale.—l,1:uTiNa. Contract.—The District Council 
has accepted the tender of Messrs. O'Neill & Sons for supplying 
electric light to the town for three years at a charge of £180 per 
annum. 


Lancashire, — JOINT AuTHoRITY.— A Conference of 
electricity undertakings in Mid-Lancashire district was held at 
Preston, on July 16th, when the following resolution was passed :— 
„That a Committee be appointed, consisting of one member of each 
body of authorised undertakings, with the respective engineers, to 
consider and report to a future Conference as to the preparation 
of a scheme, or schemes, for improving the existing organisation 
for the supply of electricity in Mid-Lancashire district, including, 
if considered desirable, the formation of a joint electricity 
authority for the district.’ Mr, A. Howarth, Town Clerk of 
Preston, was appointed secretary. 


Lowestoft.—liovsE Liautixc.—The Electricity Com- 
mittee has agreed to a scheme submitted by the engineer for 
laving cables to the housing aite. Beccles Koad, at an estimated 
cost as follows :—Distribution, £1,230; services to houses and 
connections. £970; publie light, £260; feeder cable, £1,350; 
contingencies, £190—a total of £ 4,000. 

LOAN SANCTIONED.—The sanction of the Electricity Commis- 
sioners has been received to borrow £3,706 for the purchase of new 
plant, The term of repayment is 15 years. 


Lincoln.—l'LANT PuncHasE.—The Town Council has 
purchased from Stockport Town Council в 2,000-K w. turbo-generator 
set for £10,000. 


Liverpool.— WAcEs.—The Corporation has adopted a 
recommendation of the Tramways Electric Power and Lighting 
Committee that, pending the decision as to the new schedule 
of salaries for technical staffs of electricity supply under- 
takings submitted by the Joint Board of Employers and Staff 
Members of the Electric Supply Industry, payment under the 
E.P.E.A. awards be continued from May 21st to those members of 
the staff of the electric tramway, power, and lighting depart- 
ments to whom the same has been made payable by previous resolu- 
tions of the Council. 


Leigh (Lancs.).—Yramn's WoRkiNG.—The accounts 
for the year ending March 31st last, show an income of £26,263, 
compared with £23,296 for 1918-19. The working expenses 
amounted to £18,395, compared with £18,936, leaving a gross profit 
of £7,868, as against £4,360. Loan charges, new meters, &o., 
absorbed £6,051, leaving a net profit of £1,217, as against a deficit 
of £1,740 in the previous year. 


London.— BATTERSEA.—The Electricity Committee has 
undertaken the conversion of 364 gas-light standards for electric 
100-watt lamps. The estimated cost of the work is £3,755, and the 
annual maintenance charge £5 108. per lamp. 

GREENWICH.—A battery for the operation of the main switches 
is to be installed at the power station at an estimated cost of 
£400. 

FULHAM.—The accounts of the electricity department for the 
year ended March 31st last, show an excess of income over expendi- 
ture amounting to £13,614, making, with the balance brought 
forward from last year, & 19,814. This is to be distributed as 
follows: — To reserve, £5,000; to rate relief, £5,000, and the 
balance (£9,814) is to be carried forward to the next accounting 
period. 


Lymington.—lrice or Suprty.—The Council bas 
decided to oppose the application of the Electric Light and 
Power Co. for the charge for electricity to be increased from 9d. 
to Is. 


Newcastle (Co. Юомп),—1лонтіха Contract.—The 
Urban Council agreed to renew the lighting contract with the 
Irish Town Light and Power Co. for one year at £340—being an 
increase of £110 over the previous contract. 
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Price Increases.— Increases in the charges for electricity 
have been, or are being, made in the following districts : —Ashton- 
under-Lyne, Barnsley, Chesterfield, Dalkeith, Derby, Hull, King's 
Lynn, Newcastle-under-Lyme, Stafford, West Ham, and Weymouth. 


Pembroke (Co. Dabliu).—ErnkcrRICITY SuPPLY.—The 
experts called in to advise the Council on the beat means of pro- 
viding electricity for the district recommend that a supply be 
given by the Tramway Oo. The latter is agreeable to this course. 
and the scheme is to be laid before the Electricity Commissioners 
for their approval. 


Rochdale.—SxALL PLANT.—The Health Committee has 
decided to expend about £230 on a small electrical plant for lighting 
Wolstenholme Hall. 


Seaford.— ELECTRICITY SuPPLY.—Messrs, Bedford & Co. 
having communicated with Commissioners regarding a proposed 
supply of electricity to the town and Newhaven, the Urban 
District Council has asked that it shall be consulted before powers 
are granted to a private company. 


Sheffield —ELECTRICITY Cuarces.—At the City Council 
meeting held on July 14th. a protracted discussion arose upon the 
auggestion to charge for electricity for power and lighting on an 
equal basis. Alderman Hobson predicted a great loss of industry 
to the city if the drastic steo proposed was taken. Steel manu- 
facturers would erect, works in Sweden where hydro-electric power 
could be obtained at а very low cost. It was eventually decided, 
to appoint & special committee to deal with the question under the 
chairmanship of the Lord Mayor. 

LOANS.—The Electricity Committee has authorised the town 
clerk to apply to the Electricity Commissioners for sanction to the 
borrowing of the sums of £250,000 for mains, £120,000 for sub- 
stations and transformers, and £30,000 for services. | 


South Аїгіса.—САРЕ Town.—The report of the Mayor 
for the year 1919, states that duringthe war period renewals have 
been almost impossible to secure; every unit has been running 
constantly up to maximum load, ao that a severe strain has been 
placed upon the generating plant, In November, 1918, orders were 
placed for two large boilers, and although it is hoped that ‘one of 
the boilers will arrive this summer, there is no guarantee, and if 
the boiler is not delivered the position at the station during the 
next winter will be a serious one. It is only during the summer 
months that the work of installing new boilers can be undertaken. 
An additional 3,000-Kw. alternator has also been ordered, the 
manufacture of which has been delayed owing to strikes in 
England, but it is hoped that within the next six or nine months 
this machine will be received, erected and placed in commission. 
Cable ordered in March, 1917, and for which the lead required for 
the sheathing was dispatched from Cape Town in 1918, remained 
undelivered at the close of the year, notwithstanding the fact that 
the order was supported by the Railways апа Harbours Admini- 
stration and everything possible done to secure priority. This will 
illustrate the delay which ensues in the delivery of material, for in 
pre-war days similar cable was delivered in 12 weeks from receipt 
of notice. On January 6th, 1919, the 3,000-kw. alternator broke 
down, due to over-heating ; the 2,000-Kw. machine was at the same 
time out of commission owing to the non-arrival of spare parta. 
The city was thus left with generating plant of & capacity less than 
in 1912, whereas the load was approximately 160 per cent. greater. 
This created а very serious position at the power station, and sn 
extraordinary effort was required to avoid a calamity. The city 
electrical engineer, with commendable ingenuity and resource, 
built up from the available parte a machine that enabled the 
department to carry on. The experiment proved an entire success, 
and the improvised machine greatly assisted in overcoming the 
difficulties. 

The Town Council has authorised the expenditure of approxi- 
mately £4,000 as an extension of an exsting contract with 
Messrs. Reyrolle & Co. of Hebburn-on-Tyne, for switchgear 
for district sub-stations. The Council has also approved of the pro- 
posal of the city electrical engineer to provide duplicate high- 
tension mains from Claremont to Muezenberg and tranformers for 
Muezenberg sub-station. The cost of the proposed scheme is 
estimated at £48,180, less estimated sale value of existing plant, 
buildings, and overhead lines between Wynberg and Muezenberg. 


Warringten.—ExTENSIONS SaNcTIONED.— The Electri- 
city Commissioners have sanctioned the borrowing of £150,000 by 
the Corporation to enable it to carry out the initial part of the 
extensions to the electricity undertaking. | | 

West Ham.—LiNKiNG-UP. — The Council has agreed 
to the proposal of the Electricity Commissioners to interconnect 
with the East Ham, Barking, and Ilford unè ertakings. 


Weymoath.—Year’s WonkiNG,—The financial result of 


the working of the Corporations electricity undertaking for the 


year ended March 31st last was a loss of £680. 


Yarmonth.—Nzw PLANT.— The Council has accepted 
the tender of the Brush Electrical Engineering Co. for a 1,400-K w, 
turbo-generator, at 4 20,710; 500-Kw. frequency changer, £4,902 
10s. ; and of the General Electric Co. for a 500-K w. rotary converter, 
at £3,838. In February the cost of modernising the plant 
would have been £10,000, but by May and June the cost had 
risen to £60,000. The electrical engineer said that the 
immediate expenditure was to have been £44,000, but they were 
advised that a further sum would have to be expended, making a 
total of £60,000, 
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TRAMWAY AND RAILWAY NOTES. 


Biackburn.—Sunpay Service.—After being suspended 
since August, 1918, the Sunday morning service of .tramcars was 
resumed on July llth, though on modified lines, a 40-minute 


+ 


service being run on some routes. ds 


Bolton.—THREATENED STRIKE.—Subject to a Jt 
conference being unable to arrange terms, Bolton is in danger of a 
new type of strike, The tramwaymen have threatened, if their 
demand for wages to be increased to the Rochdale level is nob met, 
to strike on Saturday, July 24th, and on every subsequent Saturday 
until they get what they want. By this method the men would 
only lose one day’s pay, whereas the loss in revenue to the depart- 
ment would. probably amount to as much as on any two other 
days. : 


Bradford.—Fares anD EXPENSES.—The question of 


increasing the tramway fares has keen deferred. It is stated that if 


the fares remain on the present basis, the Tramways Committee 
will be faced with a deficiency of £62,200 at the end of the 
year. Very heavy equipment expenses are to be inourred to bring. 
the system up to its pre-war state of efficiency, and the great 
importance attaching to the subject influenced the Council to give 
it the fullest consideration. 


Canada.—Hypro-Evectric Ramways.—In a recent 
report to the Hydro-Electric Power Commission of Ontario, Mr. 
W. 8. Murray, consulting engineer, New York, presented his con- 
clusions arrived at after an exhaustive inquiry into various aspects 
of the proposed construction of railways to be supplied from hydro- 
electric plant. The report deals with the suggested Toronto and 
Bowmanville, the Toronto, Hamilton and Niagara Falls, and the 
Hamilton, Guelph and Elmira radials. Mr. Murray based his ideas 
of electrification on the London and Port Stanley route, which и 
actually in operation. The main points dealt with are, first, 
consider whether any existing steam or electric routes would be 
duplicated under the proposed scheme. Secondly, to ascertain if 
the proposed lines would be adequate, and if their construction 
could be carried out at the figures estimated by the Commission's 
engineering staff, and, lastly, to discover if the estimated income 
was reasonably computed and sufficient to cover interest, sinking 
fund and maintenance charges. After dealing with details of many 
important parts of the projected routes, Mr. Murray arrives at the 
following conclusions :—(1) The estimates submitted by the Com- 
mission's staff for construction and operation are conservative. (2) 
The lines are admirably located, having due regard to the density 
of passenger and goods traffic in the districts to be served. (3) 
Existing lines will not be duplicated. (1) The decision of the Com- 
mission not to proceed with the construction of these railways at 
present, owing to the inflated prioes of materials, is concurréd 
with. (5) It is recommended that the Commission proceed with 
the full development of its plans applying to both finance and con- 
struction, in order to be in a position to acquire existing lines and 
property as may be economically purchased, and which will later 
form parts of the systems. The report further expresses the 
opinion that the excellent opportunities of industrial and civic 
expansion are being retarded at present by inadequate transporta- 
tion facilities. 


Continental,.—FRANcE.—By a decree of June 2nd the 
Boulogne Chamber of Commerce is authorised to contract a loan 
for 34 million francos for the construction of an underground 
railway connecting the Loubet Dock with the Nord Railway. 
This project has been in abeyance since 1913.— Board of Trade 
Journal, м. 


Japan. — RAILwWAT ELECTRIFICATION. — The railway 
authorities in Japan have decided to substitute electricity for eteam 
on alllines. А Bill will be brought forward during the present 
session of the Diet. It is proposed to reduce the number of loco- 
motives by 40 per cent. The estimated cost of the scheme is 
200,000,000 yen.—.Ma nchester Guardian, — 


London.—Fare Revision.—The Rates Advisory Com- 
mittee of the Ministry of Transport has had under consideration 
the following references by the Minister of Transport with regard 
to the revision of workmen's fares, season-ticket fares, and other 
fares lower than the ordinary: 

(a) To advise him as to the best means of revising these fares, 
both with respect to the rates and the times during which they 
are in operation, in order that the relative passenger traffic may be 
placed upon a paying basis, having due regard to the changes that 
have taken place in industrial and social conditions and in the 
hours of employment since workmen’s fares were instituted, and to T 
the effect of such revision upon railway, tramway, and omnibus 
passenger traffic (with the possibility of corresponding alterations: 
in the fares of passengers by tramways апа omnibuses) and also 
upon housing and labour generally. 

(^) To review the whole question of travelling facilities by rail- 
ways at rates lower than ordinary fares, end to advise what 
modifications, if any, should be made in these lower rates con- 
currently with any revision of workmen's fares. 

TUBE EXTENSION.—The Ealing-Shepherd's Bush extension of the 
Central London Railway haa now been practically completed, and 
trials are to be made in time for opening to passenger traffic early 
in August, 
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Manchester. — FURTHER. Waar Cia. — Manchester 
tramwaymen have decided to ask the National Executive of the 
Vehicle Workers’ Union to make an immediate demand for an 
increase of £1 per week, and it has been suggested that the olaim 
should be made on a district basis, with the object of grouping 
towns of comparable size. 


Sunderland.—STRIKE.—The skilled men employed on 
the Corporation tramways at the Hylton Road car depót recently 
struck because of the refusal of the Tramway Committee to concede 
12 days’ annual holiday with pay. There are about 30 men affected, 
these including electricians, engineers, joiners and painters. The 
matter was referred to at a meeting of the Town Council, when the 
chairman of the Tramways Committee defended the Committee's 
action, and said the men were trying to make the Council pioneers 
in giving the holiday. The question was a national one, and should 
be dealt with nationally. The skilled men's claim was one which 
had never been made to, much less granted by, private employers. 
It was true the unskilled tramway employés got an annual boliday 
with pay, but their case was entirely different, because they worked 
on Sundays and in the evenings, and it was included in their con- 
ditions of service, whereas the skilled men were engaged on 
general Trade Union ‘conditions, which made no provision for a 
holiday with pay. 

WORKING Costs.—Alderman G. New, chairman of the Tram- 
ways Committee, told the Town Council that the undertaking 
was no longer making progress, owing to rising costa. They 
were not going to touch fares again, and while present conditions 
lasted, he warned the Council it could expect no further oontribu- 
tione in relief of rates. The undertaking would do exoeedingly 
Mtn нА managed to pay its way without beooming а burden on 
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United States.—Cuicaco.— The Times states that the 
entire tramway system of Chicago was brought to a standstill on 
July 15th by a strike of electrical workers, acting under the 
influence of a Union official recently imprisoned for extortion of 
money. 


Wallasey.—Inquiry.—An inquiry is to be held in con- 


nection with the borrowing of £3,000 for the purchase of electric 
vehioles for the collection of house refuse. 


TELEGRAPH AND TELEPHONE NOTES. 


Europe. — INTERCOMMUNICATION. — The League of 
Nations was represented, together with various specialists from 
different States, at the Conference which has just completed its 
work in Paris for the re-establishment of postal, telegraphic and 
wireless communication in Europe. The Council was called by the 
French Government on the initiative of the Communications 
Seotion of the Supreme Economic Council. A series of proposals 
was adopted and will be submitted to the Governments con- 
cerned, their object being to promote an improvement as rapidly 
as possible in areas which are outside the ordinary scope of the 
Postal and Télegraphic Convention, but which are at the same 
time vital for quick and sure communication between different 
countries, In order to arrange further meetings to carry out this 
work, the Conference decided to invite the Communication and 
Transit Section of the League of Nations to take charge of the 
arrangements for further meetings in collaboration with the 
postal, telegraphic, and wireless administrations of the various 
countries.— Financier. 

It was announced on Wednesday that the German wireless stations 
were in full and unrestricted operation again. 


Frauce.— NR ]W] WIRELESS Station.—The Lafayette 
wireless transmitting station, near Bordeaux, has been completed. 
The station, which is claimed to be twice as powerful as any other 
in the world, has a range*of 12,500 miles; it was built by the 
American Army, and intended for communication with the U.8.A. 
At the Armistice the station was only half finished, and it was later 
ceded to France, There are eight antenna towers, 787 ft. high, 
each tower being on three feet, and weighing 550 tons. The 
antenne cover an area of about a mile long by a quarter of a 
mile broad. ` 


New Telegraph Charges.—The text of the new Post 
Office and Telegraph Bill was issued on July 14th. It proposes to 
legalise the increased charges foreshadowed in the Budget. Tele- 
grams are to be 1s. for 12 words or under, and 1d. for each word 
over 12. An extra 6d. may be charged for telegrams on Sundays, 
Christmas Day, and Good Friday. Postage for newspapers is to be 
ld. for the first 6 oz. and jd. extra for each additional 6 oz. — 
Morning Post. | 


The Telephone Service.— NEW Rates.—The report of 
the Departmental Committee on Telephone Rates has been issued. 
It contains & store of information regarding telephone charges, &c., 
both in this country and abroad. The principal recommendations 
of the Committee are as follows :— 

The “unlimited service” rate should be abolished. The 
" message rate —i. e., a fixed annual charge for the installation 
and a uniform charge per effective local call, is the moat equitable 
and convenient method of charging, and should be adopted as the 
basis of the general tariff. The same rates should apply to busi- 
ness premises and private residences. A uniform charge of 13d. 
per call throughout the country is recommended, the annual rental 


being £8 10s, in London, £8 in Birmingham, Glasgow, Liverpool, 
and Manchester, and £7,10s. elsewhere. The local fee should 
cover communication with any exchange within five miles of the 
originating exchange, longer distances being charged for on a 
uniform mileage basis. The Postmaster-General should have power 
to refuse service to any subscriber on whose lines the number of 
"engaged" calls exceeds 25 per cent. of the number of effective 
incoming calls, if he refuses to rent an additional circuit, and the 
charge for the latter should be £1 per annum less than for the 
original circuit. The minimum charge for calls should be disoon- 
tinued. The public call office fee should be 3d. Accounts should 
be settled quarterly. On the foregoing basis the telephone 
accounts are estimated to show a surplus of £800,000 in 1921-22, 
of £600,000 in 1922-23, of £200,000 in 1923-24, and a deficit of 
4500, 000 in 1924-25. 


LoAN.—On July 16th а White Paper was issued setting 
forth the total amount of loans to be authorised under the 
new Telegraph (Money) Bill at present before the House of 
Commons. The Paper says:—In accordance with the general 
practice of meeting capital expenditure of a reproductive nature 
out of loan money, provision for the development of the telephone 
system is made by advances of capital, which are repaid by means 
of terminable annuities charged upon the Post Office Vote. The 
last Act was passed in 1913 (Telegraph (Money) Act, 1913), and 
authorised the issue of capital up to £10,000,000, which is now 
exhausted. The present Bill authorises the Treasury to borrow a 
further sum of £10,000,000 for telephone development. The actual 
expenditure out of this sum in each year and the works to be carried 
out are subject to approval by the Treasury. 

Sanction for the expenditure was sought in Parliament on Monday 
and granted. The Assistant P.M.G. said there were 200,000 
unexecuted orders for telephone installations, and the P. M. G. 
explained that they proposed building 20 new exchanges in London, 
апа 60 in the provinces, in addition to extending existing 
exchanges, Thirty-eight schemes for laying underground cables 
in all parts of the country were in hand ; present delays were due 
to overloaded junotion linee, but these lines were to be increased, 
switchboards extended, and more operators put on, which should 
result in an improved service. 


Wireless Telephony.— Press News.—By permission of 
the Postmaster-General, and with the co-operation of the Marooni 
Wireless Telegraph Co., Ltd., the Press Association on Monday 
commenoed a series of experimenta in the distribution of news by 
wireless telephone. The Chelmsford transmitting station of the 
Marconi Co. was used as the distributing centre. From this 
ordinary news servioes were telephoned by one of the regular tele- 
phonists of the association. The messages were received at news- 

per offices in London, Burton-on-Trent, Sheffield, Newcastle-on- 

yne, Manchester, Preston, and Belfast. 


А 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph indicates 
the issue of the RLRBOTRICAL REVIEW, in which tie Official 
Notice” appeared, 


OPEN. 


Australla.— BRISBANE.— August 28th. City Electric 
. Co. High-tension switchgear. Secretary, Boundary Street, 
risbane. 


MELBOUBNE.—P.M.G.’s Department. August 31st. Porous cells 
and outer jars for all States (schedule 1,627); bronze wire for 
various States (schedule 1,629); covered and braided wire for all 
States (schedule 1,633). 


Belglum.— August llith. The Société Nationale des 
Chemins de Fer Vioinaux, of Brussels (48, Rue Montoyer, Servioe 
Electriques) is inviting tenders until August 11th for the supply 
and laying of the armoured underground cables required*(1) for 
the Brussels-Haecht line and (2) for the Gilly-Hansart line. 


Blackpool.—4August 27th. Corporation. Two water-tube 
boilers, superheaters, economisers, stokers, &c.; two sete of induced 
draught plant; coal conveying, &o., plant. (July 16th.) 


Brentford. July 27th. Board of Guardians. Electric 
lighting installations in the offices, infirmary, &c. (July 2nd.) 


Chile,—February, 1921. The Chilean Legation at Paris 
(23, Avenue du Bois de Boulogne) is asking for tenders for the 
supply and installation of electric power in the first zone of the 
Chilean railways. Sealed tenders are returnable before February ist. 
1921. 

France.—Competitive schemes are invited for the con- 
struction of a direct electric traction line from Grenoble to Nice 
through the Alps. Three premiums of 25,000, 15,000 and 10,000 fr. 
respectively are offered. Particulars to be seen at the Bureau du 
Comité d'Initiative, 29, Boulevard Dubouchage, Nice. The latest 
date for sending in preliminary schemes will be &nnounoed on 
October 31st. 


Glasgow.—July 26th. Corporation. Electric lighting 
installation in connection with the Kennyhill and Riddrie housing 
scheme. Schedules. &c., from Corporation Electrical Engineer. 
Tenders to Town Clerk. 
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Grantown-on-Spey.—July 81st. Electric light work in 
connection with scheme. Specifications from Mr. H. J. 
Fraser, Burgh Surveyor, 25, High Street, Grantown-on-Spey. 


Grimsby.—August 12th. Electricity Department. Two 
water-tube boilers, economisers, fittings, fans, chimneys, &о.; one 
acon шн a turbo-alternator and condensing plant. 

y 2nd. 


Manchester. — August 6th. ^ Electricity Committee. 
Water pipes and valves, &c.. for Stuart Street. (July 16th.) 

August 13th. Electricity Committee. Оле each 75-ton and 
15-ton electric cranes for Barton power station. (See this issue.) 


Nuneaton.—July 31st. Electricity Department. One 
500-Kw. rotary converter transformer and accessories, (July 2nd.) 


Stalybridge.—The engineer of the Stalybridge, Mossley, 
Hyde and Dukinfield Electricity Board is to obtain tenders for a 
6,000-Kw. generating plant and auxiliary plant. 


Warringteu.—^August 10th. Electricity and Tramways 
Committee. Coal elevator and conveyor. (July 9th.) 


CLOSED. 


Bolton.—Tramways Committee : — 
Hadfields, Ltd.—Tramway points and crossings. 


Carlisle.—Town Council :— 


moran 5 and switchgear.—Metropolitan-Vickers Electrical Co., 


Grantham. 
Electrical installation, Westgate Hall.—J. Farr & Oo., 283. 


Liverpool, — Mersey Docks and Harbour 
A*capted :— 


Scottish Tube Co., four 16-ton electric oranes. О 


London,—HackNzYv.—The Electricity Committee recom- 
mends the acceptance of the following tenders :— 

Messrs. Babcox & Wilcox, Ltd.—Four water-tube boilers and accessories, 

£52,560 ; (our induced-draught plants, complete with Davidson fans, 


£8,780 ; four economisers and accessories, £12,116. 
Mesers. C. A. Parsons & Co., Ltd.—8,000-10,000-xw. turbo-alternator and 


Board. 


exciter, £50,000. 

Messrs. Hick, Hargreaves & Co., Ltd.—Complete surface condensing 
plant, £17,700. 

несв ороо ни: Co., Ltd.—Two motor-driven pumps for condensing 
plan 111. | 

Messrs, А, Reyrolle & Co.—r.n.T. switchgear, £18,274. 

Richmond-on-Thames.— Town Council :— ° 


Fire alarm installation.—Beard & Co., £3,160. 


Sunderland. — Town Council Electricity Committee. 
Accepted :— ' 
Pirelli-General Cable Works, Ltd.—t.r. single core cable, 
Ferguson, Pailin & Co., Ltd.—Switchgear. 
New Switchgear Construction Co., Ltd.—Switchgear. 
Parmiter, Hope & Sugden.—Distribution board. 
Н. G. Jordan. СІ, joint boxes. 
W. G. Farrow & Co. - C I. joint boxes. 
R. Farrow & Co.—Preservative compound. 


NOTES. 


" U.S.A. Water-Power Legisiation.—Contrery to expecta- 
tion, the Water-Power Bill which has been before the United States 
Congress for the last eight years, in one form or another, has at 
last been finally enacted ; the signature of the President had been 
withheld when Congress adjourned, and it was supposed that the 
measure was thereby automatically oanoelled. However, the 
Attorney-General ruled that if the President signed the Bill within 
the statutory 10-day period, the Bill would become law, and the 
signature was duly affixed to the Bill. American engineers are 
jubilant ; applications for licences relating to more than 500,000 H.P, 
already been lodged by theend of last month. The next most 
important step isthe organisation of the Federal Power Commission, 
which will have wide powers to facilitate the development of 
water-power on a vast scale throughout the United States. 


Electricians’ Strike.—The electricians employed at the 
Penistone works of Messrs. Oammell, Laird & Oo., have been on 
strike for about three weeks on account of the refusal of а fore- 
man to join the R. T. U. They, alternatively, demand his dismissal, 
but Messrs. Cammell, Laird have decided to retain his services, 


The Electricity Supply Commercial Association —At 
a recent meeting at Newcastle, the general secretary, Mr. G. R. 
Smith, stated that the membership was nearly 3,000, the result of 
two years' efforts. 


Damming the Severn.—The Great Western Railway Co. 
is ready to prooeed with the scheme for bridging and barring the 
River Severn at Beachley, at а oost provisionally estimated at 
between six and seven millions. The matter now awaits the 
verdict of the Ministry of Transport's experts, who have been. 
engaged upon it for some time. 


Appointments Vacant.—A Grade III leotureship in 
electrical engineering is vacant (4300) at the University of Liver- 
pool; shift engineer for Carlisle ; assistant lecturer and demon- 
Strator in electrical enginecring for Sheffield University (4350) ; 
assistant lecturer in electrical engineering for Newoastle-upon- 
Tyne Education Oommittee (£300 to £450); visiting teacber 
(evening) of electrical engineering for L.O.C. Engineering School 
at Poplar; shift engineer for Wakefield; teacher of electrical 
engineering for Rugby Technical School (£300 to £150); in- 
struotor in electrical engineering for evening classes at Kingston- 
on-Thames Technical Institute. See our advertisement pages 


to-day 


Educational, — Finssury TECHNICAL CoLLEGE. — We 
learn with regret that the future of this famous institution, from 
which have come so many of our best engineers and chemists, is fm 
the balance. In 1919, threetimes as many candidates sought admis- 
sion as could he accommodated ; but great difficulties have been 
experienced, due to the shortage of equipment and staff—the 
latter, ай we recently pointed out, being attracted from all 
technical oolleges into industrial life by the vastly better prospects 
which it offers. The college will becarried on fora year as at 
present, but after that ite continued existence is uncertain. 


IMPERIAL COLLEGE OF SOIENCE.—The Finance Committee of 
the L.O.C. states that, since the Council deoided in 1908 to limit 
to £20,000 its annual grant to the governors of the Imperial 
College of Science and Technology, the circumstances of the college 
have materially altered. The expenditure of the governors has 
risen from 430,916 in 1907.8 to £106,532 in 1918-19, the Council's 
grants in the meantime having advanced from £5,000 to £14,000 
(including technical optics). The number of students in attendance 
(1,045) is now more than in any previous year. If the Council’s 
assistance is to have the same relative value as before the war, it is 
clear that its grant will have to be increased. The Government . 
has recognised the urgent neede of the college by iuoreasing its 
grant from £82,000 to £55,000, and the Finance Committee 
acquiesces in the proposal that the Council's grant shall be increased 
on the agreed basis of 1 : 3 of the increased Government grant, not- 
withstanding that the limit of £20,000 fixed in 1903 will thereby 
be exceeded. If this is agreed to, the Council will be contributing, 
apart from its contributions in respect of the technical optios 
department, £20,70C a year, as against £55,000 from the Govern- 
ment, i.e., in the proportion of 1 : 2°75. This is slightly in excess 
of the agreed basis of 1:3, but as the total grant of £20,700 
includes the grant of £13,000 made on the former basis of 1 : 3, 
it has been agreed to. 


GIFTS TO UNIVERSITIES.—Sir Jesse Boot has given £50,000 to 
the new Nottingham University scheme—430,000 for building and 
£20,000 for a Chair of Chemistry. А gift of £15,000 has been made 
to Liverpool University by Alderman Louis Samuel Cohen, of 
Messrs. Lewis, Ltd., the Liverpool store proprietors.—TZhe Times. 


British Engineering Standards Association (Inc.).— 
The Association held its second annual meeting on July 15th, 
at the Inetitution of Civil Engineers, when the chairman, 
Sir Archibald Denny, Bart., presented the report and reviewed 
the position, dwelling with especial emphasis on the need for 
further financial support. He said the Association was rendering 
an indispensable service to British trade at home in oo-ordinating 
standards, promoting efficiency, and eliminating waste, and was 
also doing much to push British trade abroad. It was, therefore, 
regrettable that even after 20 yearsof useful work, the engineering 
industry of the country was only now slowly putting the Associa- 
tion in a position adequately to cope with the increasing demande 
made upon its organisation. There were some 300 Committees, 
manned by over 1,400 members, who gave their time and experi- 
ence often at great personal expense and inconvenience to this 
great national work, and the country as a whole, as well as the 
industry, owed a debt of gratitude to these publio-spirited 
gentlemen for their loyal service, and also the engineering firms 
which allowed their engineers, managers, and others to take part in 
the work. 

Since the last annual meeting 27 British Standard Specifications 
had been issued, and some 70 were under revision, the moat 
important of which, the steel sections for general building con- 
struction, including shipbuilding, had just been completed. 

The engineering public was making increased use of the British 
Standard Specifications. The chairman stated that 81,000 of the 
specifications had been sold, almost all in this country, against 
about 3,000 in pre-war years. The aooeunts for the year were 
adopted, and Messrs, Deloitte, Plender, Griffiths & Co., were re- 
elected as auditors, | 


The Training of Apprentices.—The Bradford Technical 
College proposes to institute a new course for the training of 
engineering apprentices in September. The coarse will extend 
over one day per week for the year, and will cover the subjeota 
usually tsught in three years’ evening class work with an attend- 
ance of three nights per week. The employers in the engineering 
trade of the city are to allow their emartest apprentioes off from 
work to enable them to take the course. It is stated that there 
will be accommodation for about 50 apprentices, 


Association of Mining Electrical Engineers. — On 
Saturday, July 10th, the Midland and Yorkshire branches of the 
Association paid a visit to the Neepsend power station of the 
Sheffield Corporation, and were greatly interested in this up-to-. 
date plant, 
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‘Service Notes.— The Admiralty aunource that a special 
supernumerary list of Royal Marine officers has been insti- 
tuted for those officers of the Marines at present employed 
on wireless duties who may desire to continue on those 
duties for the remainder of their careers. The list will 
be known as the Supernumerary List, В.М. (W/T)." 

Officers who have completed five years’ continuous W/T 
duties by January Ist, 1921, are to have the option of being 
transferred to this list or returning to corps duty. The option 
is to be exercised not later than September 186. Гле Times. 

The question of transferring the maintenance of electrical 
machinery of warships from the torpedo to the engineering 
department of the Royal Navy is now under consideration 
by the Admiralty. 


‘The Fuel Position.—The Fuel Research Board in a 
recent report states that the estimated petrol requirements 
of this country for the present year amount to 250,000,000 
galons, and the possibilities of other fuels for traction have 
been fully investigated. It has been concluded that the pro- 
duction of power alcohol from potatoes, barley, &c., is not 
economically possible in this country. The production of 
henzol from coke ovens and gasworks in this country during 
1919 was 20,000,000 gallons, and it is not anticipated that this 
figure will be improved upon to any great extent during the 
present period. It is suggested that town and coke-oven gas 
might be extensively used for omnibuses and passenger traffic 
generally, safe containers could be constructed, and charging 
stations established on all principal routes. 


Russian Water Power.—The Economic Review quotes 
from an article in the Norwegian Social-Demokraten referring 
to the great untapped natural resources of North Russia. It 
is remarked that the North Russian waterfalls have not been 
utilised to any extent, mainly owing to lack of systematic 
legislation. They are situated chiefly in the provinces of 
Olonetz and Pomor, in the course of the rivers Kivats, Girvas, 
and Por-Porog. The coal shortage frequently makes itself 
acutely felt in Russia, and the mines in the Donetz region 
are by no means so inexhaustible as used to be assumed. It 
is therefore highly probable that the North Russian water- 
power will play an 1mportant part in the subsequent electri- 
fication of the North and Central Russian railways. 


The Physics and Chemistry of Colloids and thelr 
Bearing on Industrial Questions.—The Faraday Society and 
the Physical Society of London are arranging to have a joint 
symposium and general discussion on this important subject 
next October. Тһе subject will be introduced by a brief 
survey of the preaent position of colloidal physics and chemis- 
try, and discussion will then follow on the following sub- 
divisions of the subject: Emulsions and Emulsification: 
Physical Properties of Elastic Gels; Cataphoresis and Electro- 
endosmose; Precipitation in Disperse Systems; Glass and 
Pyrosols; Non-aqueous Systems. 

In spite of the importance of colloidal physics and chemistry 
in many branches of manufacture and of the interest which 
the subject bas aroused in recent years, much light remains 
to be thrown on the nature of the manufacturing processes 
in which colloids play a part. It is hoped that the discussion 
will focus attention on some of these problems, and that its 
result will be to indicate lines of advance and suggest further 
researches, and that it will be fruitful not only in helping 
to & fuller understanding of the laws of the colloidal state, 
but also in suggesting new applications for colloids in the 
laboratory and in the works. À 

The exact date and place of meeting. and further particu- 
lars will be announced later. In the meantime anyone 
desirous of using the opportunity of the discussion to bring 
forward experimental matter or theoretical considerations 
bearing on the above-mentioned branches of the subject is 
asked to communicate as soon as possible with the secretary 
of the Joint Committee, Mr. F. S. Spiers, 10, Essex Street, 
London, W.C. 2. 


OUR PBRSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements. 


— —— 


Мк. W. McKILLoP, chief engineer of the Midland Railway 
Hotels Department, entertained at dinner the members of 
the staffs of Liverpool and Manchester, on July 15th, the 
occasion marking his departure for London on other important 
duties. Mr. McKillop has been with the Midland Railway Co. 20 
years. In 1918 he was called to prepare and arrange the electrical 
plant in the five Midland Hotels, for the members of the Peace 
Conference. Before taking up his position with the Midland 
Railway Go., he was a sea-going engineer. His colleagues took 
the opportunity of presenting him with а gold watch. Mr. F. C. 
Makeham presided. and made the presentation on behalf of the 
ataffa. 

The Sunderland Town Council, after а long discussion, adopted 


the recommendation of the Electricity Committee to increase the 
salary of the electrical engineer and general manager, Мк. A. 8. 
BLACKMAN, from £1,200 to £1,500 per annum. The voting was 
30 for, 11 against, with one neutral. The terms of Mr. Blackman's 
appointment were varied so that three months’ notice instead of 
six months' notice may be given on either side. Many compli- 
mentary things were said regarding Mr. Blackman's work, and 
his high ability both as an engineer and а commercial manager. 
The Times states that MR. ALAN А. CAMPBELL SWINTON, F. R. S., 


| has been elected chairman of the Council of the Royal Society 


of Arts. 

The Carlisle Town Council has increased the salary of MR. SALT, 
electrical engineer, to £885 per annum, rising to £1,000 on April lat 
next, the latter sum to include remuneration in respect of all 
aiditional duties imposed upon him as engineer for the proposed 
extensions. | 

The Manchester Daily Dispatch reporta that two members of the 
Manchester University staff ha ге received appointments at Swansea 
University College. Рв. EDwarps, Professor of Metallurgy at 
Manchester University, has been appointed toa similar position at 
Swansea at £1,250 per annum. DB. Evans, Lecturer in Physics at 
Manchester University, has been appointed Professor of Physics at 
Swansea at £800 per annum. 

MR. MAXWELL GARNETT has resigned the office of Principal of 
the Mancheater School of Technology. A Press report states that 
he has accepted the appointment of general secretary to the League 
of Nations Union. | 

Capt. Е. RiscH (late К.Е.) has resigned the position of special 
representative that he has held with the Edison Swan Electric 
Co., Ltd., since his demobilisation last year. 

CAPTAIN E. I. Bax is to succeed the late Right Hon. Lord 
Downham as chairman of the Westminster Electric Supply 
Corporation, Ltd. 

Li&gvT.-CoLoNEL GEO. G. Ewrg, DS.O, A.M.IE.E, has now 
resumed his duties as sales engineer to the Metropolitan Borough 
of Stepney Elec ricity Supply Department, after an absence of 
almost six years on active service—five of which have been spent 
abroad in Gallipoli, Egypt, Palestine, and Syria. | 

MR. LASCELLES PARRINGTON, A.M.LE.E, of Collins Street, 
Melbourne, whois Australian representativeof the Electric Construc- 
tion Co., Ltd., is at present in this country arranging for representa- 
tion out there on behalf of additional British electrical апа general 
engineering firms who are anxious to begin operations in the 
Australasian market. Communications may be addressed to him, 
саге of the Electric Construction Co., Ltd., at Dash wood House, 
London, E.C. 

Captain Jonn Murr DoNALDSON, M.C.. M. I. E. E., has been ap- 
pointed engineer-in-chief to the North Metropolitan Electrio Power 
Supply Co., in succession to Mr. E. T. Ruthven-Murray, who has 
accepted another appointment with the company. 


Obituary.—Mn. JAMES WEIR.— We regret to learn of the death 
of Mr. James Weir, who, in conjunction with his brother, founded 
the firm of G. & J. Weir, of Glasgow, from which business he 
retired many years ago. | 


LEGAL. 


Burrisu THOMSON-HOUSTON APPEAL. 
In the Court of Appeal, before the Master of the Rolls and 
Lords Justices Warrington. and Younger, on July 13, the 
case of the British 1hOmson-Houston Co., Ltd., v. The Corona 
Lamp Works, Ltd., was heard upon the appeal of the plain- 
tills trom the judgment of Mr. Justice Sargant in the Chancery 
Division. 

The action was brought to restrain an alleged infringement 
of the plaintiffs’ letters patent granted in 1913 for improve- 
ments in incandescent electric lamps, known as the halt-watt 
lamps. 

Mr. Coluhrax, K.C., in support of the appeal, said Mr. Jus- | 
tice Sargant had decided the issue of infringement in favour 
of the plaintiffs and upon the issue of validity his Lordship 
had found that the invention was novel and good subject matter 
as an invention of a high order of merit and of undoubted 
utility. It was also admitted that the specification was 
sufficient to enable anyone to whom it was addressed to put 
the invention into practice. 1% was also admitted that the 
specification was framed bona-fide, and without ambiguity. 
Mr. Justice Sargant had dismissed the action solely on the 
ground that the specification did not sufficiently describe the 
actual ambit of the monopoly claimed.. He (counsel) con- 
tended that the judge had looked at the invention. from a 
wrong standpoint, and that the plaintiffs were entitled to 
succeed as they had given to the world a lamp of remarkable 
efficiency. Hearing adjourned. | | 

Mr. К=квһү, K.C., on behalf of the respondents, in support 
of the judgment of Mr. Justice Sargant, contended that if 
the plaintiffs’ specification was looked at carefully, all it came 
to was that one got better results in а big lamp than in в 
little lamp; that wag the whole story of the patent, and unless 
the plaintiffs could make out that large" meant something 
they must fail. In the defendants’ view it was quite possible 
to take a filament which nobody would call large and run that 
во as to get a valuable light. 

Mr. Courrax replied on behalf of the appellants, and on the 
conclusion of the arguments, their Lordships reserved judg- 
ment. 
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NEW COMPANIES REGISTERED. 


_ Mountrath. Electricity. Supply Co., Ltd. (5,024).—Re- 
Сеа in Dublin July 6th. Capital, £6,000 in £1 shares. To carry on the 
usiness indicated by the title. The subscribers are: H Franks, J.P., Wood- 
brook, Mountrath, estate agent (50); Dr. T. J. Nunan, Main Street, Mount- 
rath (20); J. Miller, Main Street, Mountrath, victualler (100); F. Wallis, 
J-P., Main Street, Mountrath (250); P. J. Delaney, Main Street, Mountrath, 
wine merchant (100); E. Gallagher, Main Strect, Mountrath, wine merchant 
(100); P. Sheeran, Main Street, Mountrath, draper (30); T. Moloney, Market 
Square, Mountrath, draper (100). The first directors are not named. Secre- 
tary: T. Moloney. Registered office: Market Square, Mountrath. 


Wilson Lighting Co., Ltd. (168,917).— Private company. 
Registered July Yth. Capital, £1,000 in £1 shares. To carry on the business 
of manufacturers of and dealers іп mantles, burners, and all accessories for 
gas and electric lighting. The first directors are; Mrs. L. F. Wilson, 57, 
Summerfield Crescent, Birmingham; H. M. Wilson, 57, Summerfield Crescent, 
Birmingham. Registered office: 57, Summerfield Crescent, Birmingham. 


Bankside Finance and Industries, Ltd. (168,918).—Pri- 
vate company. Registered July 9th. Capital, £250,000 in EI shares. To 
carry on the business indicated by the title and that of dealers in and 
managers of lands, buildings, and hereditaments, constructors of electric 
power stmtions, cold air stores, warehouses and shops, builders, builders’ 
merchants, contractors, timber merchants, engineers, electricians, restaurant 
and hotel proprietors, repairers of ships, barges, lighters, boats, and other 
vessels, dealers in wagons, horses, motor vehicles, engines and tractors, &c. 
The subscribers (each with one share) аге: J. B. Braithwaite, The Highlands, 
New Barnet, stock and share broker; J. C. Bull, Edenholme, Stevenage, 
Herts, director. The first directors ure to be appointed by the subscribers. 
Solicitor: W. Morris, 17, Throgmorton Avenue, Е.С. i | 


Stella Lights, Ltd. (168,912).— Private company. Regis- 
tered July 9th. Capital, £100 in 1s. shares. To sell the goods of the Stella 
Lamp, Co., Ltd. The first directors are: G. W. P. Goodchild (permanent 
8 director and chairman), 23, Randolph Crescent, Маа Vale, W.; 

II. werby, 58, Maldon Road, Acton, W.; М. H. Copeland, 20, St. 
James's Mansions, ‘Muswet! Hill, N. Secretary: E. W. Mayhew. Registered 

: 17, Featherstone Buildings, Holborn, W. C. 


Centropolis Public Works Co., Ltd. (169,015).— Private 
company. Registered july láth. Capital, 250,000 in £1 shares. "lo carry 
on the business indicated by the title. The first directors are: Comdr. Sir 
Arthur T. Dawson, Bt., R. N., 6, Great Stanhope Street, W. (director, Wm. 
Beardmore & Co., Ltd., &c.); Sir Thomas G. O. Thurston, K. B. E., 26, Court- 
field Gardens, South Kensington, S.W.5 (Vickers, Ltd., &c.); Lieut.-Col. W. 
C. Symon, 52, Hans Mansions, S.W.3 (Vickers, Ltd., &с.); G. P. Walford, 
50, Courtfield Gardens, South Kensington, S.W.5. (director Ferro Concrete 
Ship Construction Co., Ltd.); L. H. G. Walford, Chessington Place, Esher, 
Surrey (Anglo-Polish Steamship Line, Ltd.). Secretary: C. Nevinson. 
Solicitor: 5. Н. Hargrove, 16, Victoria Street, S. W. Registered office: 
Vickers House, Broadway, Westminster. 


Vulcan Arc Welding and Transport Co., Ltd. (169,005) .— 
diri: company. Registered July 13th. Capital, £10,000 in 1,000 founders' 
and 8,900 ordinary shares of £l each, and 2,000 employés’ shares of 15. 
cach. То carry on the business indicated by the title. The subscribers (each 
with one share). are: J. Jones, 83, Guther Street, Everton, Liverpool, motor 
mechanic; T. A. Gillam, 13, Markficld Road, Bootle, Liverpool, electric welder. 
The subscribers are to appoint the first directors. T. A. Morris signs as 
director. Registered office: 2-4, Harrington Street, Liverpool. 


Rickard, Wright & Dean, Ltd. (169,029).—Private com- 
pany. Registered July 4th. Capital, £4,500 in 4,000 10 per cent. cumulative 
preference shares of £1 each, and 10,000 ordinary shares of ls. each. To 
carry on- the business of electricians, electrical and mechanical cngineers, 
founders, smiths, machinists, manufacturers of and dealers in electrical wires, 
cables, and flexible cords, &c. The first directors are: E. Rickard, 5, Duck- 
worth Terrace, Bradford; W. Н. Dean, 361, Lytham Road; Blackpool; A. 
Wright, 11. Fernbank Road, Undercliffe, Bradford. Registered office: 17, 


Neal Street, Bradlord. . 
Thames Valley Traction Co., Ltd. (168,948). — Registered 
July 10th. Capital, £75,000 in EI shares. To take over the business carried 
on in Berkshire and neighbouring counties by the British Automobile Traction 
Co., Ltd. The first directors are: E. Garcke, Wye Lodge, Belmont, 
Maidenhead, director British Automobile Traction Co., Ltd.; L. M. Myers, 
2, North Gate, Regent’s Park, N.W. 8, director, British Automobile Traction 
Co., Ltd.; W. ‘Wolsey, Everley, Wickham Way, Parklangley, Beckenham, 
director, Thomas Tilling, Ltd. Minimum cash subscription, 7 shares. Re- 
gistered office: Bridge Street, Maidenhead. . 


Kable Electrical Co., Ltd. (168,906).—Private company. 
Registered July 9th. Capital, £2,000 in 1,000 10 per cent. cumulative pre- 
ference shares of £1 each, and 2,000 ordinary shares of 10s. cach. To take 
over the business carricd on by F. N. Kennett at 41, Jermyn Street, St. 
James's, S.W. I. as the Kable Electrical Co." The subscribers (each with 
one share) are: Е. N. Kennett, 41, Jermyn Street, St. James's, S.W. І, 
engineer; 5. A. Curzon, 4l, Jermyn Street, St. James's, S. W. 1, engineer. 
F. N. Kennett is permanent governing director. Registered office: 41, 
Jermyn Street, S. W. 1. 


British Electrical Winders, Ltd. (168,953) .— Private com- 
pany. Registered July 12th. Capital, FT. 000 in £l shares. To take over 
the business of ёп electrical and mechanical engineer carried оп by W. A. 
Hymas at 17, London Road, Newbury, Berks, together with the rights 
connected with an invention for an ever-ready watch key and mechanical 
cycle horn designed by him. The first directors are: Walter Alfred. Hymas, 
17, London Road, Newbury, Berks.; Walter Albert Hymas, 27, Lower Anchor 
Street, Chelmsford. : Registered office: 17, London Road, Newbury, Berks. 


Magnesium Co., Ltd. (168,971) Private company. Re- 
gistered July 12th. Capital, £75,000 in £1 shares (60,000 A and 15,000 
“В h. To carry on the business of chemical manufacturers, metallurgical, 
manufacturing, and consulting chemists, manufacturers of magnesium and 
its alloys, magnesium and alkali chlorates, and metal salts of all kinds, ore 
smelters, metal manufacturers and workers, &c., and to adopt an agreement 
with the Magnesium Metal Co., Ltd., the Magnesium Chloride Co., Ltd., 
Electro-Chemical Development Co., Ltd., and E. A. Ashcroft. The subscribers 
(each with one ordinary share) are: G. Reader, 35, Coleman Street, Е.С, 
enlicitor; W. A. Chadwick, 35, Coleman Street, E.C. 2. The first directors 
are: Р. St. Clair Matthey, R. P. Sellon, E. Caillard, A. H. Barker, and 
E. A. Ashcroft. The first four named are nominees of the Magnesium Metal 
Co. Lid. The said company and E. A. Ashcroft have power to appoint 
other directors. Solicitors: Geo. Reader & Co., 35, Coleman Street, Е.С. 


Hough Electric Motor Co., Ltd. (168,963).— Private com- 
pany. Registered July 19th. Capital, £2,000 in £1 shares. To carry on the 
business of electrica! engineers, dynamo and electric motor makers, elec- 
tricians, &c. The first directors are: J. E. Hough. 12, Greenhill Avenue, 
Rochdale; J. K. Cotton, 309, Oldham Road, Rochdale; R. Ramsden, 29, 
Daresbury Street, Cheetham Hill, Manchester. Solicitor : S. Turner, Layland 
Chambers, Rochdale, 


F. A. Norris and. Dutton, Ltd. (168,936).—Private com- 
any. Registered July 10th, Capital, 240,000 in £1 shares (20.000 preference). 
To carry on the business of mechanical, heating, ventilating, lighting, and 
power plant engineers, &. The first directors are: Е. A. Norris (chairman 
and permanent controlling director), West View, Red Post Hill, Dulwich, 
S.E.21; апа H. W. Dutton, 61, Goldhurst Terrace, Hampstead, N.W. 6. 
Registered office: 11-19, St. Andrew s Hill, Е.С. 4 


OFFICIAL RETURNS OF. BLECTRICAL 
COMPANIES, ' — 


Lithanode, Ltd.—F. A. Bell, of Billiter House, Billiter 
Strect, E.C., as receiver on June 28th, 1920, under powere contained in 
instrument dated December 18th, 1919. 


Riglite Manufacturing Co., Ltd.—Particulars of .1,000 
debentures authorised June 18th, 1920, whole amount issued. Property 
charged: The company's undertaking and property, present and future, 
including uncalled capital. No trustees. 


T. and J. Jackson, Ltd.—J. Bracher, of 134, Hindes Road, 
Harrow, as receiver or manager on June 19th, 1920, under powers contained 
in debentures dated July 9th, 1918. 


Tranmere ‘Engineering Co., Ltd.—Satisfaction in full on 
July 8th, of mortgage dated January 3lst, 1920, securing E600. 


Merthyr Electric Traction and Lighting Co., Ltd. 
(57,908).—Keturn dated May llth, 1920. Capital, £100,000 in £5 shares (6,000 
preferred and 14,000 ordinary), 6,000 preferred and 8,000 ordinary taken up. 
£70,000 paid. Mortgages and charges £48,400, 


W. Lucy & Co., Ltd. (51,908).—Return dated April 2nd, 
1920. Capital, £15,000 in £10 shares (250 preferred and 1,250 ordinary), 250 
preferred and 1,080 ordinary taken up. 210,810 paid. £2,490 considered as 
paid. Mortgages and charges £550. | 


Mirrlees, Bickerton & Day, Ltd.—Return dated June 18th, 
1920. Capital, £350,000 in £1 shares (259,000 ordinary and 100,000 51 per 
cent. cumulative preferred), 249,430 ordinary and 50,000 preferred shares 
taken up. £280,839 paid on 230,930 ordinary and 50,000 preferred, leaving 
£91 in arrears. £18,500 ordinary shares considered as fully paid. Mortgages 
and, charges £21,111 148. 11d. А 


Woodbridge & District Electric Light Со., Ltd.—Issue on 
June 25th, 1920, of £7,420 debentures, part of a series already registered. 


Anglo-American Telegraph Co., Ltd. (258975) 2% Return 
dated june 18th, 1920. Capital, stock £7,000,000 and £376,340 ordinary 
stock, £3,311,830 preferred ordinary stock and £3,311,830 deferred ordinary 
stock. All stock taken up. £600,000 paid. 26,400,000 considered as paid. 
Mortgages and charges nil. | ‹ 


ГА 
Bastian Meter Со., Ltd. (53,304).—Return dated Мау 6th, 
1920. Capital, £20,235 10s. in 68,942 ordinary shares of 5s. each and 3,000 
preferred shares of £1 each. 2,011 preferred and 39,672 ordinary taken up. 
£3,082 10s. paid, including £3 10s. paid on shares forfeited. Mortgages and 
charges nil. 


West Coast of America Telegraph Co., Ltd.—Return dated 
June 1st, 1920. Capital, £232,520 in 53,008 ordinary shares of £2 10s. each, 
and 100,000 preferred shares of £1 each. 45,008 ordinary and 100,000 pre- 
ferred shares taken up. £100,020 paid on 8 ordinary and 100,000 preferred. 
£112,500 considered as paid on 45,000 ordinary. Mortgages and charges nil. 


West India & Panama Telegraph Co., Ltd. (11,116).—Rc- 
turn dated June 9th, 1920. Capital, £2,445,630 in £10 shares (34,563 first 
preferred, 10,000 second preferred, and 200,000 ordinary). 34,563 first preferred, 
4,669 sccond preferred, and 88,321 ordinary taken up. £1,275,530 considered 
as paid. Mortgages and charges £79,000. ` | ; 


CITY NOTES. 


| The annual meeting was held on July 
Edmundsons’ löth, at Winchester House, E. C. Mr. 
Electricity P. D. Tuckett, who presided, referred to 
Corporation, Ltd. the Bill which the company introduced into 
Parliament last autumn for regulating their 

charges in accordance with their needs. Не said that it pro- 
vided for increase of their maximum rates to ls. 2d. per unit, 
with a sliding scale regulating the return on capital in ac- 
cordance with the rate charged. They believed that tariff 
would have proved to be an entirely equitable one. All their 
costs had long since doubled, and were now all but trebled; 
their coal and wages bills alone having increased by £65,000 
last year, following on an increase of nearly £50,000 the. pre- 
vious year, whilst for the current year they were already 
faced with an additional burden: of £80,000 on those two 
items, bringing the total increase since 1914 up to over 
£250,000 per annum, quite apart from the heavy increase in 
rates, taxes, repairs, and all the other items of cost. Those 
figures were exclusive of the Lancashire Power Co., and 
represented inerely the increased price per ton and the in- 
creased rate of wage per man, and noi the total increases due 
to increased output. Yet, in face of such increases, 10d. a 
unit was the highest figure to which they had been allowed 
{о raise their rates, and that only recently, and in a few 
instances, whilst in some of their undertakings they were still 
limited to 7d. Most of the London companies, and many 
of the large provincial undertakings had found it necessary. 
to double their pre-war rates of charge, and were now charg- 
ing 8d., although with their far richer and more densely 
populated areas, their large generating sets, and their in-. 
finitely larger outputs, they were in an incomparably better 
position to meet the present adverse conditions.. Apart from 
summer time, the 48-hour week, and early. shop closing, all 
legislative enactinents which had seriously impaired the earn- 
ing power of the business, they, like everyone else, were, 
mainly suffering from the diminished purchasing power of a, 
depreciated currency. It was with regret that he had to. 
report the rejection of their Bill, At the same time it had. 
undoubtedly served a useful purpose in bringing home to. the 
authorities the urgency of their needs, and he believed the 
Electricity Commissioners were now. taking steps to enlarge . 
their powers, so as to be able to grant them more adequate 
relief. In the meantime they had been notified of their 
readinesg to grant. them immediate further relief within the 
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‘mit of their existing powers, and they had accordingly 
aed applications which he hoped would enable them to 
charge substantially higher prices ш almost all cases as from 
the commencement of the current quarter. Proceeding to 
deal with the accounts, the chairman stated that with the 
approval of the Debenture Stockholders’ Committee they had 
arranged to issue at a net price of about 94, £75,000 64 per 
cent. notes, redeemable at par on February Ist, 1923, to meet 
their pressing capital requirements. Under the difficult ¢ir- 
cumstances of the tines they could not have expected to 
make a more eatisfactory arrangement, however unsatisfac- 
tory it might be for them to have been compelled to resort 
to go extreme and costly an expedient. They had, however, 
no intention of succumbing without a Vigorous struggle to 
the short-sighted and grossly unfair treatment to which they 


had been subjected during the past two years, and he hoped . 


it might not be very long before they saw a marked change 
for the better. In the meantime the paralysing depletion of 
their resources, at the critical period . when every encourage- 
ment should have been. afforded them to make good their 
war-time losses, and provide for the needs of the future, would 
inevitably compel them to restrict their commitments within 
the narrowest limits, thereby preventing their taking advan- 
tage of developments which might otherwise have been open 
to them. Now that the Electricity Commissioners had been 
appointed to advise the Government and Parliament, he 
sincerely trusted they might look forward to а more enlight- 
ened and generous treatment. The gross profit was redu 

by £2,773, and the net profit by £5,536. Owing to the com- 
pletion of the large Government orders on which they were 
engaged in 1918, the gross trading profit showed a drop of 
£1,300, but at £9,962 it still remained quite а satisfactory 
figure. The net result of the year’s operations was that they 
had a balance of £8,099, making, with the balance of £6,765 


brought forward, an available total of £14,865, of which they . 


recommended that £4,775 should be applied in writing off 
the discount and issue expenses of the three-year note issue, 
leaving £10,090 to be carried forward. It was deplorable that 
they should be obliged to withhold payment of the preference 
dividend when with any semblance of fair treatment they 
ought to have been paying an ordinary dividend. In 1913 
and 1914 their net profits available for dividend exceeded 
£23,000, having shown steady expansion year by year down 
to that date, yet with their connections more than doubled 
they were now worse off than in 1909. During the war they 
were able and were content to bear their share of the common 
eacrifice, but that they should now be deliberately deprived 
of all return on their capital, and almost the means of carry- 
ing on their business, was flagrantly unjust, and they had 
every right to feel aggrieved at the callous indifference to 
their sufferings which had brought them to such a pass. As 
he had already said, he hoped, the relief for which they had 
been so long clamouring would shortly be forthcoming, and 
that they would then be able to go forward once again with 
the expectation of earning a reasonable return on their capital, 
for, unless they could, it was obvious that no further capital 
would be forthcoming for the development of the business. 
In the critical and anxious position in which they now stood, 
and in the present uncertainty as to the treatment which 
they were to receive, he hesitated to offer them any advice 
as to the value of their shares, but he thought it would be 
a pity if they were to allow the natural disappointment and 
discouragement of the moment to induce them lightly to 
throw away their holdings. The enormous increase in the 
cost of plant and buildings had greatly enhanced the value 
of the property, and it was only the artificial and unfair 
restriction of their rates of charge that prevented its produc- 
ing a satisfactory return. Provided, therefore, they were 
given the right to charge prices commensurate with tbe 
increased costs to which they were now subjected, he saw 
no reason why they should look forward to the future with 
any léss confidence than formerly. 


We were only able to refer briefly to the 


British . report of this company in our last issue. 
Thomson- The directors state that the buildings and 
Houston machinery of the company at Rugby, 
Co., Ltd. Coventry, and Willesden were maintained 


in good condition throughout the year. At. 


Rugby a number of extensions were begun, but their com- 
pletion has been delayed by the various causes which have 
interfered with building operations generally. At Willesden 
a new building is practically completed, which will considerably 
increase the manufacturing facilities. During the vear 1919, 
the company contracted to purchase a property at Blackheath, 
near Birmingham, which will hereafter be known as the 
company's ' Birmingham Works." It was not until early 
in June this year that questions relating to titles were finally 
arranged. The company has now obtained possession, and the 
necessary steps are being taken to make it available for manu- 
facturing purposes. The property consists of about 70 acres, 
on which are several very suitable buildings with an aggregate 
floor area of about 950,000 sq. ft. Plans are in hand for the 
erection of further buildings on this eite. The profits for the 
vear, after deducting all expenses and charges other than 
interest on debentures and loans. and after making provision 
for estimated war taxation for the vear, were £412,400, plus 
£150,863 brought forward, making 2563.263. Of this, interest 
on debentures and loans absorb £134,230, and there ie to be 


appropriated for depreciations, reserves, and adjustments, 
£220,602, leaving £208,431 to be carried forward. The capital 
reserve account hag been increased from £245,555 to £251,772. 
The directors recominend that dividends be declared payable 
out of this reserve, free of further income tax, as follows: In 
full payment of the accumulated dividends on the preference 
shares, £210,000 (being £5 5s. per £10 share), and to the 
ordinary shareholders, £40,000 (being £1 per £10 share). It 
is proposed to capitalise this £250,000 and to issue fully-paid 
ordinary shares to that amount to the shareholders. It 18 
proposed to increase the share capital of the company to 
£4,000,000, of which £2,000,000 will be ordinary shares and 
£9,000,000 preference shares, both of the denomination of £l 
each, and the necessary meetings have been called to effect 
this object. Of the 2,000,000 ordinary shares, 400,000 will 
replace 40,000 ordinary shares now outstanding of the par 
value of £10 euch; 400,000 will replace 40,000 outstanding pre- 
ference shares of the par value of £10 each; 250,000 will be 
distributed in respect of the capital reserve account, as stated 
above. The balance will be issued as may be required. The 
preference shares will be entitled to cumulative dividends at 
the rate of 7 per cent. per annum. The total par value of 
debentures redeemed to date is £54,405, which leaves a net 
amount outstanding at July 1st of £157,595. The amount out- 
standing at December 31st, 1919, was £162,895. By a contract 
recently concluded with the International General Electric 
Co., Inc., which contract took the place of one previously 
existing between this company and the General Electric Co., 
of New York, the territorial and patent rights of the company 
have been extended and for a long period of years. Much 
closer relationships have also been established between this 
company and its sister company in France—the Compagnie 
Francaise pour l'Exploitation des Procédés Thomson-Houston, 
by acquiring a number of shares of that company. We have 
also acquired an interest in the Société d'Electricité et de 
Mécanique (Procédés Thomson-Houston & Carels) of Belgium. 
Several of the directors of this company are also on the boards 
of these French and Belgian companies. The directors have 
followed their usual practice of making reserves to cover risks 
in connection’ with Баа debts and other contingencies. 


A scheme of arrangement by the Bombay 
Bombay Electric Electric Supply and Tramways Co., Ltd., 
Supply & Tram: was sanctioned by Mr. Justice Astbury in 
ways Co., Ltd. the Chancery Division on Tuesday. Mr. 
Clanson, K.C., said although the scheme 
involved very large sums, it was of the simplest possible 
character. The company was a very old established one. It 
was incorporated in England to run з tramway undertaking 
in Bombay. For economic reasons—excess profits and double 
income tax probably had not a little to do with it—it was 
obviously to everybody's benefit that the company should 
cease to be incorporated in England and become an Indian 
incorporated company, and the real point of the scheme was 
that in respect of each preference share of £10 in the com- 
pany three preference shares for 50 rupees in the Indian com- 
pany should be issued, and in respect of each ordinary share 
of £10, 5 of 50 rupees should be issued. Nine-tenths of the 
shareholders were in Bombay, and meetings were held there 
and supplemental meetings in England, the minutes of which 
were telegraphed to Bombay and incorporated in the Bombay 
minutes, and proxies were deposited in England во as to 
enable English shareholders to vote at the Indian meetings. 
Counsel added that all the meetings in England and Bombay 
in connection with the scheme had been unanimous. 
His LonpsHiP: They always are if they wish to escape 
taxation. 


For the year ended March 31st (only the 
W ard and latter half of which period was under the 
Goldstone, Ltd. new company's working) the directors 

report that the net profit, after pro- 
viding for bad and doubtful debts, depreciation, salaries, 
commissions, directors' fees, advertising, and all other 
charges, excepting income tax and excess profits duty, amounts 
to £33,147. Out of this has been paid to vendors, being pro- 
portion of profits to date of formation, £11,325; dividend of 
7 per cent. on the cumulative preference shares for the half- 
year ending March 3lst, and discount on shares amounting 
(less income tax) to £1,969; 7 per cent. on the ordinary shares 
for the half.year amounting (less income tax) to £1,348 ; 
income tax, £1,827; leaving a balance (subject to excess profits 
duty) of £16,678. It is proposed to pay a further 4 per cent. 
on the ordinary shares, making 1l per cent. in all for the 
half-year, amounting (less income tax) to £770, to pay a par- 
ticipating dividend of 1 per cent. on the cumulative preference 
shares (payable with the September interim dividend), making 
8 per cent. for the half-year, amounting (less income tax) to 
£280. and to carry forward to next account, subject to excess 
profits duty, 15.627. Though it is not possible to state the 
amount to be paid for excess profits duty, the directors are 
satiefied that there will be a very substantial sum carried 
forward after payment of this duty. The profit for the year 
under review, due to the increased turnover, substantially 
exceeds that of previous years. The moulders’, railway, and 
other strikes rendered it impossible to remove to the new 
works during last vear; good progress, however, is now being 
made in the new premises, where а number of Departments 
are running satisfactorily. It is anticipated that the removal 
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will be complete by the end of the year. The demand for our 
manufactures and supplies continues to be eustained, and the 
works have booked a record volume of business ahead. In 
order to ensure regular eupplies of the internal combustion 
engines sold with our well-known ' Mercure' electric light- 
ing plante, а controlling interest has been taken in the com- 
peny manufacturing these engines, which interest, we believe, 
apart from the value of obtaining preferential deliveries and 
terms, should provide satisfactory dividends. The unfair 
incidence of the increased excess profits duty, and the desir- 
ability of retaining resources for the financing of the enlarged 
volume of business offered, compel for the present the necessity 
of a conservative division of profits in the form of dividends."' 


Mr. George Fuller, M.I.E.E., presiding 
at the first annual meeting. on July 14th, 
at Chadwell Heath, said that the results 
had fully justified the union of the four 
companies. Some of the difficulties of the 
year had checked their progress somewhat, but the work had 
been highly satisfactory and full of interest. The Ilford Cor- 
poration had not been able to supply them with aufficient 
power to keep their machinery going at full pressure, but 
that difficulty was being rapidly overcome. The moulders' 
strike had held up the delivery of their new machinery, and 
the difficulty in obtaining raw material had prevented the 
completion of the new buildings, until а quite recent date. 
Such circumstances had prevented full use being made of the 
extra capital received at the formation of the company. The 
vear had been largely а transition period, so that it had not 
been easy to earn large profits. After referring to the financial 
results of the year and the dividends (see Errc. Rev., July 
16th), the chairman referred to the activities of various de- 
partments of the business. In the primary battery depart- 
ment they had acquired during the year a verv valuable 
process; they had designed some batteries for wireless sets 
which they believed would be extensively used. Their pro- 
duction of wires and cables had made rapid progress; the 
trade grew faster than they could keep pace with it. though 
they were continually increasing their machinery. They had 
everv confidence аў this department would grow into one 
of the largest and most important cable businesses in the 
country. The same remarks as he had used in regard to 
cables applied equally to accumulators. The miners’ lamp 
department would be increasingly important in the future. 
They had had large contracts from collieries during the past 
vear, and the future opened out with most encouraging 
prospects. The carbon department was making excellent 
progress; the orders for the product were more than their 
machinery could produce, and the orders for their carbon 
block, especially from manufacturers of motor tires, were 
alone a big item. The ebonite denartment was an interesting 
and growing one. Ebonite and ebonite boxes of all sizes and 
shapes were in constant demand. With regard to the future, 
he was filled with optimism. Speaking after long experience. 
he could not help thinking that notwithstanding all the 
great evolutions in the science of electricity. the greatest 
development was still to come in the vast application of the 


Fuller's United 
Electric Works, 
Ltd. 


science to the common wants of mankind. The demand for 


electrical material would increase by leaps and bounds, and 
fortunes would be made. Their own business was well 
equipped to meet sich a demand, and as their manufactures 
were essentials, thev were bound to have their share of the 
work. The limit to their output would be fixed onlv by the 
amount they could produce. They had more orders than ever 
before in their history, in svite of the fact that their outnut 
to-day was more than double what it was a year ago. The 
further plant on order would enable them to considerably 
increase the present output. The balance sheet for the first 
vear of their operations had proved their ability to make 
aatisfactory profits. The speaker went on to refer to the need 
for further canital and the issue of £200,000 short term notes 
(7 ver cent., free of tax). The new capital would assist in 
building up the business and meeting the heavy demands 
now made upon it. 


Rirmindham District Power & Traction Co., Ltd.—Mr. 
C. S. B. Hilton, presidin« at the annual meeting on July 13th, 


said that after putting £10.000 to reserve, and paying а 6 ner 


cent. dividend on the ordinary shares they were carrying 
forward £4.354. The business had continued to be carried 
on under extremely difficult conditions. The total expenses 
reached 4308 465. ns against an estimated £245.000; the re- 
ceipts were £349.616. as against an estimated £353.000. Signs 
were not wanting thet trade in the district was beginning to 
fall in certain industries. and once that took place their 
receipts would be affected. as tramway receipts were a very 
good barometer of the condition of trade. 


Compania de Electricidad de la Provincia de Buenos 
Aires.— The directors report that the results for the year 
ended July. 1919, do not permit of the navment of the pre- 
ference dividend. The net profit. according to the Financial 
Times. was £54,601, against £40,835 in the previous year. 
£14,841 was recovered from the Compania Alemana Trans- 
atlantica de Electricidad. 


` Gravesend & Northfleet Electric Tramways Co., Ltd.— 
Dividend 8 cent. for 1919; £1,000 to reserve; £4,930 car- 
ried f 


Pernambuco Tramways & Power Co., Ltd.—At the an- 

nual meeting on July 15th, Mr. W. Higgins said that the 
outcome of the year’s working was an increase of approxi- 
mately £21,500 in the net revenue. After placing £23,000 to 
renewal and reserve, and providing for amortisation, and 
paying 34 per cent., free of tax, on the preference еһагев, 
£16,900 was to be carried forward. In all the circumstances 
this position was satisfactory. They had asked the Govern- 
ment for power to raise their rates. Coal which wae 33s. 
per ton delivered at Pernambuco in 1914, now cost at least 
£8 per ton. Nothing that they used had gone up less than 
100 per cent., and many things had risen 900 per cent. The 
cost of living had also occasioned an appreciable advance in 
wages. They hoped that the Government would consider 
their request reasonable. The tramways showed continued 
development, and the electric light and power branch had 
great possibilities. They were doing all they could to meet 
the demand. Their gas undertaking had resulted in a loss, 
but the number of subscribers to the telephone service in 
which they held the bulk of the shares, was increasing. 
‚ Prospectuses.—Fuller’s United Electric Works, Ltd.—The 
list is to close on or before July 26th in an issue at par of 
£200,000 7 per cent., income tax free, short-term notes, 
repayable at 105 per cent. in July, 1925. It is stated that 
owing to the increasing demand for the company’s products 
the present high cost of raw material and the necessity for 
carrying heavy stocks, further capital can, for the time being, 
be profitably employed, and this issue of £200,000 is made 
to repay the bankers’ loan (£165,320), and provide further 
working capital. 

Messrs. Johnson, Matthey ck Co.—An issue of £250,000 in 
8 per cent. notes (seven years) is being offered at 974 per cent. 

Midland Electric Corporation for Power Distribution.—This 
company is offering until to-day 250,000 ordinary shares of 
£1 each, these including 120,000 shares held by the British 
Insulated & Helsby Cables, Ltd. 

Vickers, Ltd.—An issue of £1,500,000 7 per cent. seven-year 
notes has been offered this week, at 95 per cent. It is stated 
that the proceeds will be used for the extension of the busi- 
ness chiefly in connection with the electrical intereste of the 
company. Mr 

Calcutta Electric Supply Corporation, Ltd.—The list is to 
close to-morrow, Saturday, in an issue of £500,000 5. per cent. 
first mortgage convertible (registered) debentures, free of 
income tax. Ав explained at the recent meeting, capital is 
needed for the purpose of large extensions and other purposes. 

National Gas Engine Co., Ltd.—Interim dividend of 73 
per cent., less tax, on the ordinary shares for the half-vear. 

Stock Exchange Notices.—The Committee has specially 
allowed dealings in the following under Temporary a- 
tion 4 (8) :— 

India-Rubber, Gutta-Percha & Telegraph Co. Ltd.— 
750,000 ordinary shares of £1 each, fully paid, Nos. 1 to 
750,000; 250,000 5 per cent. cumulative preference shares of 
£1 each, fully paid, Nos. 1 to 250,000. | 

English Electric Co., Ltd.—146,036 6 per cent. cumulative 
preference shares of £1 each. fully paid, Nos. 552,529 to 
698,564; and 90,000 ordinary shares of £1 each, fully paid, 
Nos. 1,431,510 to 1,521,509. 

The following are to be officially quoted :— | 

Brush Electrical Engineering Co., Ltd.—210,488 ordinary 
shares of £1 each, fully paid, Nos. 1 to 210,488. | 

Stewarts & Lloyds. Ltd.—82,500 deferred shares of £1 each, 
fully paid, Nos. 1,700,001 to 1,782,500. | 

Norwegian Electro-Chemical Works.—The report of the 
directors of the Norska Elektrokemiskverke, A.S., which 
covers a period of 15 months, ended with March 31st, 1920, 
deals at length with the work of the eubsidiary undertakings 
in which the company is interested. It states that the ac- 
tivity of these companies, including hydroelectric works, ore 
and smelting works, engineering works, cellulose works, and 


' trading companies in Norway, Finland, Russia, &c., was 


greatly influenced by the difficult conditions in industry. It 
was necessary to write off 2,989,000 kr. on the Russian in- 
vestments, and including this sum the total amount written 
off was 9,500,000 kr.. of which 8,000,000 kr. was transferred 
from the reserve fund. The report mentions that an office was 
opened in London during the year. | 

Barnsley & District Electric Traction Co., Ltd.—The 
Financial Times states that the dividend is 12 per cent.; 
21.500 to reserve; £10,394 carried forward, subject to E.P.D. 

St. James’s & Pall Mall Electric Light Co., Ltd.—Interim 
dividends at the rate of 7 per cent. per annum on the prefer- 
ence and 7 per cent. per annum on the ordinary shares for 
the half-year. 


STOCKS AND SHARES. 


TUESDAY EVENING. 
THERE ia a fair amount of investment business doing in moet 
of the Stock Exchange markets, and throughout the House 
a steady tone prevails in spite of the holiday influence, which 
becomes more pronounced the closer that August approaches. 
It is said that people want to keep their money for holiday 
expenses, and for paying the additional railway rates which 
are threatened, but the etockbroker knows that in spite of 
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the adverse influences at work, there is a proportion of his 
clients who continue to put away money. Were it not for 
the new issues which come out so freely, prices of existing 
investment stocks would most likely be standing higher. But 
it is impossible to expect any improvement in values 60 long 
as really good shares can be bought to pay 8 per cent. and 
more. Ihe talk of cheaper money is not unlikely to be 
realised, and this should have a quickening eflect upon prices, 
though if the Bank Hate were to be reduced, the general 
understanding at present is that the banks would imaintain 
their present tight hold upon credits, and would refuse to 
provide the financial facilities which so many industrial com- 
penies and firins are in. want of at the present day. 

Of the new issues made within the last week, Fuller's 
United Electric Works, Ltd., offered at par 200,000 1 per 
cent. income tax free short- term notes, repayable at 105 on 
July 3186, 1925. The company was formed about 16 months 
ago to amalgamate four concerns, and the original business 
dates back to 1875. The profits of the companies are not set 
out in the prospectus, but a dividend at Ше rate of 10 per 
cent. has been declared for the first year of the company 
ended March 3let last. The security for the notes is well 
covered; the company offers a high rate of interest—taking 
redemption into account—íor the money. 

The Midland Electric Corporation for Power Distribution 
has offered 250,000 ordinary shares of £1 each at par, being 
the balance of the company’s authorised ordinary ghare capital 
of £400,000; there are also 200,000 7 per cent. cumulative 
preference shares already issued. The ordinary shares шау 
earn big dividends in the future, but the present-day investor 
requires, and receives, so many tempting oflers that he looks 
for handsome returns iron the outset. As, of course, this 
1ввце may provide. 

Oalcutta Electrics 5 per dent; tax free debenture stock, at 
95, looks modest in the matter of yield compared with some 
of the other recent issues, but the security is adinirable, and 
the right of conversion into shares is certainly valuable. The 
underwriting commission was 24 per cent. Bournemouth and 
Poole 73 per cents. are said in the market to have been taken 
only, partially by the public. 

By all the storm that is raging at the present time round 
the question of railway fares, the Stock Exchange market for 
the stocks is scarcely disturbed. ‘The rise in rates is bound to 
come sooner or later, according to the inarket theory, and 
from the merely tinancial point of view, it matters little 
whether the change is made a month earlier or later, although 
the over-taxed father of a family regards it in a different light 
altogether. -Metropolitans are a point higher at 22, and Under- 
ground Electric income bonds have started to recover from 
their heavy fall. The price hag rallied to 564. In our price- 
lists we leave the dividend for 1919 as 4 per cent., but as 
the company has passed the interim dividend in respect of the 
p six months, the yield, of course, is a blank for the time 

Ing. 

Electricity supply shares show no changes at all, for the 
second week in succession. "There 1s, however, a fair amount 
doing in Westininster ordinary, and the shares are changing 
hands on the basis of 43-53. The market in City ordinary is 
still overhung by the small block of shares which recently 
came in, but which are steadily being disposed of at about 
21s. 6d. As soon as the parcel is finished, i& would not be 
at all surprising to see City Lights recover to the extent of a 
shilling or two, because at the present price they are certainly 
cheap, and the financial position of the company is sound. 
Brush Electrical Engineering ordinary shares are quoted for 
the first tiine as £1 shares, the price being 22s. 6d. Edmund- 
sons 6 per cent. cumulative preference changed hands the 
other day at 28s., and the 6 per cent. non-cumulative prefer- 
ence at half-a a-guinea. The company’s 44 per cent. debenture 
stock is quoted ex dividend, and can be bought at about 604, 
at which the return on the money comes to £7 88. 10d. per 
cent. London Electric ordinary have been done this week at 
23s. 9d., and the 4 per cent. debenture stock at 754. Many 
rises have taken place this week in the various dollar securities 
of the American utility companies. Changes of this sort are 
automatic, being made in accordance with the rate of ex- 
change, and having no necessary relation to actual business, 
which in the ordinary way is extremely limited in these 
stocks. Cities Service common has risen to 422, and the 
fractions are quoted rather less. Shawinigan Water 5$ per 
cent. first bonds are 96, and the common shares 1254. Vic- 
toria Falls ordinary keep firm at lls. 6d., and the preference 
are 18s. 3d. ex dividend. The 5 per cent. first mortgage deben- 
tures are attracting investors on the basis of 91, and there is 
httle going on also in the 5 per cent. second mortgage deben- 
tures at about 97. Prices of these issues are better owing to 
the strength shown by the South African mining market, in 
consequence of this week’g rise in the price of gold. 

The position in Mexico is still uncertain, and, in conse- 
quence, the market in the various utility stocks is uncertain. 
Mexican Light preferred shares have gone back to 953. Mexico 
Tramway Common shares have receded to 183. but the bonds 
are 1 higher at 39. For the 6 per cent. second mortgage a 
seller obtained no more than 27 a few days ago. The last 
time that these bonds received any interest was exactly six 
years ago, and the last payment on the company’s first mort- 
gage bonds was made in September, 1914. 

Marconis are ex 3s. 6d. dividend, less tax, and 5s. bonus 
paid free of tax, the market valuing the net payment at 7e. 2d. 


per share. The price is а trifle lower allowing for this, at 3, 
and Canadians have receded a few pence to 98. 9d., but on 
the other hand, Marines touched 1 13-16 before going back to 
348. Gd. The cable market is hard. Eastern Extensions re- 
covered their dividend ot 5s. and Eastern ordinary the 50s. 
taken off the price last week. Globes, however, ex 14s. are 
lower 144. Western Telegraphs were, of course, ex dividend 
at the end of June. Chili ‘Telephones improved to 64; 
Orientals are 1 better at 2 7-16. There is not much doing 
in the pew shares, but Eastern ‘Telegraph partly-paid are 
lls., Eastern Extension £5, and Western 53. The new Globe 
shares are about 53. ‘The fully- paid shares in each case stand 
about £8 higher, except in the case of Eastern Telegraph fully 
paid, which are £1 shares, now at 26s. 

In the market for manufacturing shares, Cromptons are 
19s. 6d, xd., and Edison-Swan have gone back a trite to 
24s. 44d. General Electric ordinary at 30s. 6d. are also ex 
dividend, as are Telegraph Constructions at 204. . There is 
nothing much doing in this section, which is, of course, 
peculiarly &usceptible to the competition from new issues. 
India-Rubbers are 25s. 9d. Rubber shares are no better, in 
spite of the confident prophecies being made as to the pro- 
bability of а rise in the raw stulf. It is said that а failure 
took place recently in New York, and the resulting realisation 
of the raw rubber involved has caused the price to sag. Arma- 
ment shares are better. 'The recent weakness has been super- 
seeded by a certain amount of support from the North, and 
the new issues of Vickers and Armstrongs had the unusual 
T of making prices better instead of operating in the other 

Irection. 


SHARE LIST OF ELECTRIOAL OOMPANIES, 


Номе ELRBCTRaCITY CORTANTE 


Dividend Price | 
T Yield 


os 

1918, 1919, ” Rise or fall p.. 
ee ee 8 19 — й9 8 9 
. ee 4 7 m 10 0 0 
E сем dà Pret. m 6 & == В 8 8 
ee ee ee 8 4 -— 8 0 0 
ЫТ A S et tendon’ 8 19 1 == 8 17 10 
do. 6 per cent. Pref. .. 6 8 17/- =. 1 3 
County of London .. q 8 a ~ 917 0 
do. 6 per cent, Pref, 6 6 — 6 5 

ЕА Orainary " ve 6 7 4 — 815 0 

London Eleotrio . Nl Щщ 1} = 6 0 0 

Metropolitan. ii Piet. PA A a А — 10 8 8 

r cont, =) ee — 8 0 0 

8. оа „А Pall M ee 10 1% — 8 16 10 

South London ө» 6 6 — 919 0 

South Metropolitan Pret. . ө» T 1 1 — чов 

Westminster Ordinary .. oe 8 10 B == 915 3 

TELEGRAPHS AND TELEPHONES, | i 

Anglo-Am, Tel, Pref, ee o 6 6 79 — чип 0 

do. er, ee ee Ss la 12 E: B 11 Б 

Chile Telephone ss о В 6 t * i *4 16 0 

Cuba Bub. Ord. ee ee eo 7 7 = " °з 4 8 

Bastern Extension .. is ee Б 10 144 xd +3 *$ 18 0 

Eastern Tel. Ord. .. > T 6 10 14 t 6 17 6 

Globe Tel. and T. Ота, .. ee 8 10 14àxd his. *$ 18 0 
do. do, Pref, ee oe 6 ^ xd — 7 1 7 

Great Northern Tel. T * 8 22 91 «т» 10 4 8 

Indo-European © AM оо 18 10 80 — 8 6 8 

Marconi ee ee 86 25 84 xd D = 8 6 8 

Oriental Telephone Ord. .. „ 10 19 27 + p +4 18 4 

United R. Plate Tel. ee ee 8 8 7 — 65 14 4 

West India and Panama .. es М= Nil 14 +1 Nil 

Western Telegraph.. oe T 8 10 15 — *6 18 

Home Кала, 

Central London Ord. piper ted 9 0 4 4. 444 — 819 9 

Metropolitan . T 1 1 22 +4 5 18 

do. Distriot s Nil N 153 + á Nil 

Underground ur has Ordinary. Nil Nil 18 — Nil 

do, | do. сонг >. Б 4 564 +2 = 
Кокон Trams, &c. 

Anglo-Arg. Trams, First Pref, .. Nil 54 Bixd + 4 717 2 
do, do, and Pref, .. Nil Nil E ЕСЕ Nil 
do. do. 6 Deb. 828 б 6 Б! — 8 11 0 

Brazil Tractions  .. ai .. Nil Nil 47 +1 Nil 

Bombay Electrio Pref. 6 6 18 = 410 0 

British Columbia Eleo. Rly. Pice, 5 5 E6ixd — 8 17 0 

do. do. Preferrred b — 9 7 0 
do. do.  Deterred Ni 8 — 510 1 
do. do. eb. ss ti 8 E5 +1 714 1 

Mexico Trams6 percent. Bonds.. N 1 89 +1. кі 

до. 6 per cent. Bonds.. Nil Nil 29 — Nil 

Mexican Light Common .. ee Nil Nil 14 — Nil 

do, Pref. be ee Nil Nil 254 == 2 но 
. MANUFACTURING COMPANIES, : 

Babcock & Wilcox .. е 7 15 15 28 — 6 10 4 

British Aluminium Ord, .. . 10 10 1 — 9 8 2 

British Insulated Ord. .. . 128 15 143 — 8 8 6 

Oallenders  .. 88 ©» oe 25 15 1,5 — ll 8 6 

Pref. ee ee ee 63 63 197- — 3 4 5 

Castner- Kellner wa we . 920 17 8. . — 518 4 

Orompton Ога. 8 cs oe 10 10 19,6ха — 10 5 2 

Edison-Swan, “А ” „ 10 10. E — 8.4 0 
do. do. 5 per cent. Deb. os б 6 184 — 6 59 

Bleotric Construction ae .. 10 10 1 — 10 0 0 

Gen. Elec. Pref, is P T 64 64 8/6 — 7 0 6 
do. өш, oe oe eo 10 10 80 / ex incar *$ 11 9 

Henley .. 725 5% 995 15 14 — 80 0 

do. 4j Pret.. oe .. ee 4 44 B+ — 6 18 6 

India-Rubber.. E M ee 10 10 25/9 == 7 16 4 

Met.-Vickers Pret, ee ee ee — 8 at — 7 2 8 

Siemens Ога... ve b% ee 10 10 28 — 87 18 10 

Telegraph Con. ee T ee 20 20 s0Àxd -— à ы 11 0 


* Dividends paid free of Income. Tax. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, whioh will be published 
| if considered of sufficient interest, | 


The One Lever” Automatic Telegraph Transmitter. 


А new automatic telegraph transmitter was demonstrated 
for the first time recently by Mr. F. S. 8. Wates, of the 
Automatic Telegraph Co., 132, Charing Cross Road, W.O.2. 
The instrument has many interesting features, and has been 
designed particularly to enable pilots of aircraft to transmit 
definite wireless messages with a minimum of time and 
trouble, thus doing away with the necessity of carrying a tele- 
graphist. 'The instrument may, of course, be applied to other 
than aircraft work, and its feature is that its operation entails 
no knowledge whatever of electricity, the Morse code, or 
telegraphy. 


I 
A 


mum 


— 
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Fig. l shows the outside as well as the inside - 


> 


where it is interposed in the passage of the cold air entering 
the furnace door and passing through the bars, allowing 
combustion to continue. The whole of the clinker and ash 
can be removed in one operation, doing away with the 
necessity of moving the live fuel from one side of the grate 
to the other, and as a much larger body of fire is left to start 
up with, the fall in steam pressure is reduced to a minimum. 
On an evaporation test a saving of 8.81 per cent. was made 
as & result of using a baffle-bridge furnace, which meant a 
reduction in coal of 150 tons per boiler per annum; the 
evaporation was also increased by 13 per cent. 

A valuable instrument that is made by the same firm is the 
“ boiler efficiency calculator.“ This device, somewhat similar 


Fig. 1.— ONE LEVER " AUTOMATIO WIRELESS TELEGRAPH TRANSMITTER. 


appearance of the instrument, which weighs about 10 lb. On 
the face of the box is a plate engraved with 60 messages in 
three columns. All the operator has to do is to insert а plug 
in the hole corresponding to the message he wishes to trans- 
mit, and to pull down the lever shown at the side of the in- 
strument. This winds up a spring which drives a clockwork 
mechanism, which in turn rotates a cylinder. A series of con- 
tacts arranged round the drum transmits in Morse the call 
sign of the sending station and the eignal representing the 
message eelected. every case the whole of the message 18 
automatically repeated to make sure that it is received cor- 
rectly. All the 60 messages are in code, the meaning of which 
may, of curse, be altered to suit uirements. The call sign 
of any particular instrument is capable of easy alteration. It 
is not proposed to receive by wireless, but only to transmit, 
and the instrument described, which was exhibited at the Aero 
Exhibition, Olympia, takes the place of the Morse tapping 
key only, the rest of the circuit remaining the same as usual. 


The Gallagher-Crompton Baffle Bridge, and Boiler 
Efficiency Calculator. 


The following particulars refer to a patent baffle bridge 
for steam boiler furnaces, which has been designed by 
`-.Мкззвв. GALLAGHER & CROMPTON, of Romiley, near Stockport, 
with a view to facilitating the use of coke breeze and other 
low-grade fuels. The use of this bridge tends to materially 
ease the arduous labour of cleaning fires which is inseparable 
from the use of such fuel. In addition to fulfilling the func- 
tions of an ordinary bridge, it assists the fireman to clean 
out quicker and without burning the fires down. In the 
ordinary way, cleaning out (burning down, removing clinker, 
and getting fires back to normal) generally occupies a con- 
siderable period of time. It can be done in a few minutes 
with the baffle bridge, and, further, cold air is prevented 
from entering the flues during the operation; it, therefore, 
saves fuel and prevents loss of steam pressure during the 
process of cleaning out. The bridge is shown in fig. 2a with 
the fires in their normal position. As the gases are given 
off from the fire they are not suddenly restricted, as with the 
ordinary bridge, but a large combustion space is provided, 
the passage being more gradually restricted, and projecting 
blocks provided to assist in mixing the air and gases. The 
baffe also forms an extended heat radiating surface to assist 
combustion and radiate heat to the flue gases. Fig. 2B shows 
the position of the fires when cleaning out. The live fuel 
is pushed back on to the baffle instead of being burned down, 


to a slide rule, is designed to facilitate the calculation of the 
thermal efficiency and other data in connection with the 
running of boiler plant. By its aid the operator is enabled 
{о find the factor of evaporation for any given conditions, 
without the use of tables, or arithmetical proceeses, by the 
simple movement of a scale and chart. A special feature is 
that this factor can be obtained either for saturated steam or 
steam superheated to any temperature within the usual 
limits; the same simple movements only being required in 


Еа. 2. A AND B.—GALLAGHER-CROMPTON BoiLERg BAFFLE 
BRIDGE. 


either case. The factor being obtained, the equivalent evapora- 
tion from and at 212 deg. F., and the efficiency of the plant 
can be worked out by moving a second sliding scale. us, 
by four movements of acales and chart, the efficiency can 
be arrived at accurately, without recourse to steam tables 
or mathematical formula. The increased efficiency due to 
utilising the waste heat in flue gases by the use of econo- 
misers, or that due to superheating the steam, can also be 
worked out. 
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A New Ignition Coil. 

Bearing all the appearance, externally, of a magveta but 
at the same time employing the coil ignition principles, the 
* Magniter ' (fig. 3), being placed on the market by the Volco 
MANUFACTURING Co., 397, Wightman Road, Hornsey, N.8, has 
a number of advantages claimed for it. In the first place, its 
design permits it to occupy the position of a magneto without 
alteration to the chassis. The body being composed of one die 
casting and etampings.reduces the cost of production to half 


that of a magneto, and the weight to one-third.. Revolving 
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Ес. 8.—ТнЕ '* MAGNITER.’’ 


parts are mounted on ball-bearings, and it is stated that an 
efficient epark is given at any speed. The device is thoroughly 
waterproof and is easily timed. Ап additional feature is the 
thief-proof ignition lock which prevents starting until а key 
is inserted. The Magniter also provides a more convenient 
plugging point for an inspection lamp. 


An Electric Hair Cutter. 

A contributor.in a recent article on Electrical Hair-dress- 
ing (Elec. Rev., May 7th, 1920, p. 580) stated that electric 
hair-cutting'and shaving machines have not yet been intro- 
duced." We have now received a pamphlet from- the 
COMMONWEALTH EDISON Co., of Chicago, describing an elec- 
tric hair cutter, operated by a small motor through a flexible 
shaft, which, we are informed, has been on the market for 
four years. 


The Oxford Portable Kinema Projector. 


In our issue of August Ist last year and elsewhere we 
described a portable kinematograph projector outfit that has 
found an increasing sphere of usefulness in schools and for 
‚ other educational purposes. A similar device, but one which is 
of entirely British manufacture, is about to be put on the 
market by. the OxrorD EDUCATIONAL FILM Ѕорріиез Co., LTD., 
of 316, Regent Street, London, W.1. The Oxford projector 
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Fic. 4.—- THE OxronD' PORTABLE BIOSCOPE. 


will show a sharply defined picture 10 ft. by 7 ft. 6 in. with a 
throw of 45 ft., and a smaller picture depending on the 
distance between the screen and the machine. The device 
uses standard films, and is claimed to be fireproof; it is simple 
to manipulate, and may be carried from place to place as 
easily as а bag. The whole of the apparatus is enclosed in 
a neat camera-shaped box (fig. 4) 90 in. by 19 in. by 7 in. 
in size, which is covered with leatherette: the whole outfit 
weighs only 24 lb. The mechanism, fig. 5, is in two 


wil work on 90 to 110-volt D.c. circuits and u 
on А.О. circuits, only.4.5 amps. being requir 

outfit. If the préssure is greater than 110 volts a emal} 
resistance is supplied. The incandescent lamp gives 800 o.r. 
from a single point of light. A simple attachment is fifted 
to the machine by means of which the picture can be stopped 
and held at the will of the operator. Whether the picture 
is stationary or not the cooling fan which is driven by the 
motor continues to function, and the speed of the picture can 
be regulated by means of a.slide resistance in the motor 
circuit. A slide. resistance is also provided to control the 
light given by the lamp, and if not central the picture can 


be racked by turning a screw on top of the case. The device 


Еа. 5.—MECHANISM OF THE ‘‘ OXFORD ” BIOSCOPE. 


does not require a separate circuit, it may be plugged into 
any lamp socket and run off the lighting circuit. For the 
convenience of lecturers and others who wish to use still 
slides as well as films a lantern attachment is supplied, which 
can be attached to the machine or used separately. To 
provide for places where no electricity supply is available 
the firm will supply a complete outfit, by which an ordinary 
motor car can be made to do all the work. The apparatus 
is easily detachable, and weighs 70 lb.; it consists of a dynamo, 
switchboard, governor to ensure constant supply, and the 
connection between the motor and the generator. The whole 
of the above apparatus is entirely of British manufacture, 
being made near London, and replacement of spare parts 
can be undertaken at short notice. 


The B. T. H. Pyrotip Electric Burner. 


The Pyrotip electric burner has been designed by the 
British THomMson-Houston Co., Lrp., Mazda House, 77, 
Upper Thames Street, E.C.4, to meet the demand for an 
economical and convenient means of lead burning, such as 
is necessary in the repair and construction of lead storage 
batteries and in other operations involving the welding of 
lead plates or strips. Essentially it consists of an auto-trans- 
former by which the ordinary supply voltage is reduced to 
a suitably low pressure, and the current increased in the 
same proportion. | 

Ffrom the secondary or low-voltage side of the transformer 
two heavy rubber insulated cables carry the current to the 
work. One cable terminates in a spring clip which is attached. 
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Fic. 6.—B.T.H. '" PxnoriP" ELECTRIC BURNER. 


to the metal close to the point where the burning is to be 
done. The other cable is attached to а holder with an in- 
sulated handle, containing a carbon electrode about 8 in. 
long. The carbon electrode, when the circuit is closed by 
applying it to the lead, produces an intense heat. One elec- 
trode will burn from 250 to 300 joints. The double conductor 
from the primary side of the transformer is fitted with a 
2-pin plug top or adapter, as desired, for connection to a 
wall socket or lamp holder. 

‘‘Pyrotip’’ electric burners can, of course, only be used. 
on alternating-current circuits, the standard types being 
made for use on eupply pressures of 100-110 volts and 200-240 
volts, and for periodicities of 95-49 cycles and 50-140 cycles. 
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; THE TRADE OF САМАРА, 


[A Review of the Position by 


А BULKY document* (Cmd. 720) of 204 pages has been 


issued containing a report by Messrs. F. W. Field and 
L. B. Beale, Н.М. Trade Commissioners at Toronto 
and Winnipeg respectively, on the trade of Canada and 
Newfoundland for the year 1919. Detailed, reports on 
the trade of Ontario and Western Canada are included. 

Naturally it is only in certain parts that the report 
is of direct electrical interest, but when so many eyes 
are turned towards Canada as one of the lands offering 
immense possibilities for the future, so full a review 
should be of аре value to the adventurous and enter- 
prising. 

It is not surprising to read that „given more stable 
political and social.conditions than those obtaining 
at the beginning of 1920,"' the Dominion should achieve 
a degree of development far surpassing that achieved 
hitherto. It is remarked that with her vast resources 
Canada has reason to hope that in the difficult times 
ahead she will create sufficient wealth to liquidate her 
heavy burden of debt and to play a more important 
part in the' world economy. Financial conditions, the 
exchange situation, natural wealth and income, the area 
and yield of crops, minerals, railways, and other matters 
are reviewed, after which it is pointed out that high- 
tension transmission.has been notably developed during 
the last few years, and has been one of the most impor- 
tant factors in the utilisation of Canadian water powers. 
There is a total of 5,940 miles of pole line for trans- 
mission lines of from 10,000 to 100,000 volts. With 
regard to immigration, it is expected that agriculture 
will attract a greater number of people to Canada than 
any other class of industry. ‘‘ While the re-building of 
devastated portions of Europe will occupy the attention 
and give occupation to а large number . . . many with 
the wanderlust will seek а country where they may forget 
the scenes through which they have passed, and Canada 
will receive many of the most desirable of these." Only 
desirables will be admitted. Large numbers of an ex- 
cellent class of settlers are expected from the United 
States. 

There is a section of the report devoted to industrial 
conditfons, and herein we find a good deal of informa- 
tion respecting the manufacturing developments that 
have occurred since 1914. Among others are the exten- 
sion measures taken by the Dominion Steel Corporation 
at Svdney, Nova Scotia, in anticipation of prospective 
developments. Notes on shipbuilding, pulp and paper, 
textiles, chemicals, and other departments of industry 
follow, as does also a section on export trade with statis- 
tics of exports for the seven months ended October, 1919. 
The rise in value of manufactured export goods during 


the war was due to munitions output, and the figures . 


given since mark the altered conditions following upon 
the cessation of hostilities; but Canada is to-day an 
exporter of many manufactured lines as the result of 
industrial activities entered upon during the war, and 
these activities may be expected to increase. Iron and 
steel products represent one of the most important groups 
of imports, embracing as they do everything froin the 
raw ore, through semi-manufacturers, to machinery and 
hardware of every description. 

Mr. Field’s report on ,Ontario Province mentions 
Ontario as an attractive market for British manufac- 
tures, ‘‘ more especially in the lines in which United 
Kingdom manufacturers have excelled for so long.’’ The 
prospect of German and Japanese activity in certain 
departments is touched upon, and the larger operations 
which may be engaged in by the United States. The 
tendency of U.S. firms with trade connections in Canada 
is to establish separate units there, either branch works, 
offices, or agencies. The need for studying what patterns 
of goods are suited to the market is once more urged, 
also the necessity for supporting to the full Canadian 
agents, when the right men have been appointed. It 


? HM. Stationery Office, ls. 6d. net. 


H.M. TRADE COMMISSIONERS] 


is thought that there is an opportunity for increased. 
sales of machinery of various kinds, Шей air cum- 
pressors, hoisting machinery, mining equipment, textile 
machinery, and other lines in which British firms are 
specialists. Three of our weaknesses: аге said to be lack 
of sufficient local representation and active salesman- 
ship, failure to keep in constant touch with usevw of 
our machines, and inability to effect repairs and supply 
spare parts at short notice. It is suggested that uuiess 
we remedy these shortcomings the imports of Вз uish 
machinery will become smaller, but the reader ві «ша 
see the report, and study it in detail, if he is interested 
in this important aspect of trade expansion wurk. 
Advice is given to shippers and principals of Bruish 
exporting firms are recommended personally to visit the 
market; they will then understand better the d ifficuities 
of agents, and give them greater sympathy and support. 
Water power matters, of course, come in for treatment, 
but our readers have already had so much information 
placed before them in these pages in our references to 
the reports of the Hydro-Electric Commission, that we 
need not stay to enlarge upon that subject here.. 

In considering the industrial outlook, the factors 
which have made for a high level of activity of laʻe are 
enumerated, and they include orders for railway equip- 
ment, steel rails, European reconstruction re, uire- 
ments, road building, resumption of national works 
interfered with by the war, revival of building trades 
and mining industry, and general business and trade 
expansion. The principal uncertainties mentioned are 
possible labour demands, coal supply, and ocean trans- 
portation. There is a '' Made-in-Canada " movement. 
Several new industrial, trade, and engineering organisa- 
tions have been started. | 
. We quote the following references to electrical equip- 
ment and electrical appliances: — 


Electrical Equipment.—United Kingdom manufacturers have 
had difficulty in obtaining business in face of keen United 
States and Canadian competition, and on account of the differ- 
ence in standards. British equipment of the smaller types, 
such as motors and meters, has been sold. There is a grow- 
ing market for large water turbines and generators, ard the 
United Kingdom firms which propose to specialise in thie 
work should be able to obtain some of the local business The 
principal competitors are the United States and Sweden. "The 
following notes about electrical equipment may be of iuterest 
to United Kingdom manufacturers. 

The enclosed type of switchgear is not used extensively in 
Canada. Experienced Canadian engineers state that it sbould 
be employed in works in which switchgear may be exposed 
to heavy or careless use by rough or inexperienced lspour. 
The standard lines of small motor control gear and emrvice 
boxes (the latter of heavy cast iron) made in the United King- 
dom are regarded as too cumbersome to suit local pracwece. 

Transformer practice in the United Kingdom and ip this 
market are similar. The principal difference is that anost 
all United Kingdom manufacturers use paper insulation oe the 
laminations of the core. A somewhat crude method of teing 
fuses in pole type transformers is in use here ae compmred, 
for example, with that employed in Sweden,. which embodies 
a regular control panel in the upper part of the case. There 
is no demand in the United Kingdom for pole transformers. 

Shp-ring motors are much more extensively used va the 
United Kingdom than in Canada. Canadian electrical en- 
gineers, who have a knowledge of British works, appreciate 
the finish and durability of motors made in the United King- 
dom. Some of the lines are expensive, but are undoubtedly 
ош the extra cost when compared with those made else- 
where. 

Electric meters of United Kingdom manufacture are sold in 
Canada and have a good reputation. The United Kingdom 
firms at present catering for this market exhibit considsrable 
interest in their overseas customers. 

One of the problems of long-distance transmission systems in 
Canada is the low-power factor, and in this connection the 
vibrating phase advancer made in the United Kingdom ehould 
be of service. 

Electrical Appliances.—Ontario is an excellent market for 
all kinds of electrical appliances such as electric irons, wash- 
ing machines, stoves, heaters, grates, hot plates, toasters, 
chafing dishes, coffee percolators, house radiators, and desk 
fans. The present sales are substantial, but the demand is 
rapidly expanding. In some of these electrical lines particu- 
larly, firms in the United Kingdom should be able to mare 
a satisfactory volume of business, if proper attention is чеп 
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to local representation. Generally speaking, the finish of 
Canadian and United States appliances is superior to that of 
those from the United Kingdom. : 

Local experts consider that the best developed electric a 
pliance in the United Kingdom is the electric grate or fire. 
With an adequate sales policy, this line should be sold exten- 
sively- in Canada. Several Ontario buyers have obtained 
samples of the British grates. 

The domestic electric cooking stoves made in the United 
Kingdom are not as attractive to the Canadian buyer as those 
made on this continent. The heavy cast-iron frame is not 
suitable for this market. The prices ruling in this market 
are from $100 to $150, which are considerably lower than the 
United Kingdom prices. The development in large electric 
cooking devices for factory canteens and public institutions 
is regarded by Canadian experts as notable. The prices of the 
United Kingdom manufacturers, in this instance, are generally 
lower than those of this continent. 

The system of concentric wiring being developed in the 
United Kingdom should prove of interest, in the larger sizes 
to Canadian buyers for use in connecting electric ranges. 

There is a substantial and expanding market here for electric 
irons. The United Kingdom products are higher in price 
than the American, and the finishes are inferior. А much 
lower wattage is in use in the United Kingdom than in 
Canada. 

There is a substantial demand for porcelain electrical fittings. 
These were imported before the war largely from Austria. 
In view of the rapidly increasing use of electric current by 
Ontario these lines are worthy of serious consideration by 
United Kingdom manufacturers. 


The main report by Mr. Field, from which we have 
quoted at length, is followed by others from Mr. Beale, 
at Winnipeg, who deals with the trade of the Western 
Provinces, and from Imperial trade correspondents in 
Nova Scotia, New Brunswick, Quebec, Alberta, and 
British Columbia (Victoria and Vancouver). There are 
also a number of tabular appendices. 


, 
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ELECTRIC FURNACE DEVELOPMENT. 


Ат the annual congress of the Society of Chemical Industry, 
at Newcastle-on-Tyne, on July 14th, a paper by Mr. D. F. 
Campbell, M.A., A. R. S. M., upon Recent Developments of 
the Electric Furnace in Great Britain” was read by Mr. 
Burton, in the absence of the author. 

The writer eaid that in no branch of metallurgy had greater 
advances been made during the war than in the development 
of iron and its alloys, giving them materials of extraordinary 
strength and physical properties. Steel for aero-engine parts 
owed its power and lightness to the addition of small per- 
centages of metals, the aeroplane wire its strength, and 
bullet-proof steel its toughness to the addition of suitable 
alloys, such as those of nickel, chromium, molybdenum or 
inanganese, and the electric furnace had been responsible in 
most cases, for both the reduction of those refractory metals 
поп their ores, and the subsequent manufacture of alloy 
Steel. 

Electric melting, he pointed out, had enabled them to use 
advantageously the vast quantities of steel turnings from 
shell factories. The remelting of nickel-chrome steel was a 
wasteful and most difficult process in all other furnaces, but 
the reducing conditions and absolute control of the electric 
furnace made it possible either to retain, or remove, at will, 
most of the chromium, and thus large quantities of a valuable 
metal were saved. The economic manufacture of stainless 
stecl had been rendered possible only by the electric furnace 
which was required both for the preparation of the refined 
ferro-chrome and steel melting. 

In 1914, the power used by electric furnaces in Britain, 
excluding those used for aluminium, was probablv less than 
6.000 H.P., but on the day of the armistice the total was in 
excess of 150,000 H.P. "The production of electric steel had 
reached a total of more than 900,000 tons per annum. The 
manufacture of large quantities of phosphorus by electric 
furnace methods was necessary during the war, and the 
excellent fused silica ware for laboratories and chemical 
works made with such remarkable success on the Tyne, was, 
perhaps, the most interesting example of the use of the 
electric furnace for fine work. 

Electric furnaces owed their value to their intense reducing 
conditions, as they utilised the only practical source of heat 
that did not require oxvgen for its generation. 

The utibty of the electric furnace did not cease at the 
end of the war. Sheps equipped with electric furnaces for 
war purposes had been re-constructed, and were producing 
alloy steels. The manufacture of artificial graphite, a new 
industrv to this country, had been established, and electrodes 
of a size and quality equal to the best in the world were 
being produced, and the manufacture of alloys and amor- 
phous electrodes was being developed along the lines of 
present requirements. The next immediate development 
would, probably, be the general application of electric smelt- 
ing to the treatment of complex zinc ores. 


On July 6th a visit was paid by the membens of the Society 
to the works of the Newcastle Alloy Co. at Rowlands Gill. 
Dr. H. Piele, chairman of the company, mentioned that the 
works were originally established to utilise eome of the 
waste heat from the adjoining coke ovens, which was used 
to generate steam for the turbines in the generating etation. 
During the war the Ministry of Munitions had looked to the 
company to provide the whole of the country's requirements 
of ferro-chrome. Since the war the company had been re- 
organised, and special uttention was being given to the pro- 
duction of the low carbon ferro-chrome used in the manu- 
facture of stainless steel. Three large Heroult furnaces had 
been erected, and a plant had recently started at Blaydon 
for the production of amorphous carbon electrodes for electric 
furnaces. 


THE ELECTRICAL APPARATUS INDUSTRY 
OF CANADA. 


(FROM A CORRESPONDENT.) 


Ir is, of course, well known that the Dominion of Canada is 
in the forefront of those countries in which the utilisation of 
electricity, and particularly hydro-electric power, has been 
carried to a high degree of development, and information which 
has just been published by the Dominion Bureau of Statistics 
at Ottawa would appear to indicate that the manufacture of 
electrical apparatus has also reached important proportions in 
Canada, the requirements of the various electrical plants 
being very largely met by Canadian manufacturers rather 
than by nuportation from abroad. n 

The information in question is contained in & preliminary 
report issued by the Bureau of Statistics and containing 
figures compiled for the year 1918, since which date there is 
little doubt that considerable progress has been made by the 
manufacturers in order to comply with the demands upon 
them in connection. with. the numerous developments of 
water power which are now going on all over Canada. ln 
1918, however, there were in operation in the Dominion some 
68 plants for the manufacture of various descriptions of elec- 
trical apparatus. Of these 42 were in Ontario, 13 in Quebec. 
seven in Manitoba, three in British. Columbia, two in Alberta, 
and one in Saskatchewan. The total capitalisation of the 
industry was $43,255,405, and some 8,863 persons were ein- 
ployed at wages and salaries aggregating $8,456,705. The 
quantity and selling value at the works of all articles produced 
during the year under review is given in the following table :— 


Belling 
value at 
Quantity. works. 

Dynamos, generators, and converters... 14,249 $1,503,443 
Transformers... 23s "T єє si 193,904 2,291,874 
Switchboards, panel boards, and cabinets... — 990,898 
Motors, all kinds jis a * 116,111 2,727,673 
Storaye batteries... «58 T T 262,514 212,624 
Primary batteries aie — .. 4,869,468 1,397,635 
Incandescent lamps... 408 sts eee 3,601,288 1,525,198 
Incandescent lamps (number not specified) — 399,547 
Sockets, receptacles, bases, ðð‚. bas — 415,855 
Electric lighting fixtures, all kinds ‘ea — 811,844 
Telegraph apparatus "T „> wes — 71,230 
Telephone transmitters... oes — 26,175 50,000 
8 receivers ... sas ave 56,750 95,000 

ii interior systems... dis sss 46,478 444,000 

i central switchboards ... ie 37 760,000 

3 private exchange boards -— 323 110,000 
Insulated wire and cable ХЕ: ee — 5,154,984 
Electrical machinery, allother  ... — — 1,738,085 
Carbons ea 205 iu РР — — 1,362,666 
All other miscellaneous producta ... "E — 8,492,843 
Total selling value ... vds $30,045,399 


Canadian exports of electrical apparatus during the past 
fiscal year ended March 3lst last amounted to only $301,932 
(of which $159,788 was for batteries, telephone and telegraph 
apparatus, and $142,144 for electrical apparatus, not otherwise 
provided for), which total is & decrease from $2,167,545 in 
1918-19 and $2,166,961 in the previous year. Imports of 
dynamos, generators, and motors, however, increased from 
$1,917,861 in 1917-18 and $2,353,722 in 1918-19 to $3,020,742 
during the past fiscal year, when the figures were $1,976,703 
for motors and $1,044,039 for dynamos and generators, the 
business being almost entirely in the hands of United States 
firms. Incandescent electric lamps to the value of $1,335,016 
were also imported last year, nearly all from south of the 
international boundary line, and other imports during the past 
fiscal year included electric insulators of all kinds, $614,523; 
sockets, $142,745; telegraph instruments, including wireless 
apparatus, $114,034; telephone instruments, $653,517; trans- 
foriners, $124,356; primary electric batteries, $124,833; electric 
storage batteries, $1,474,724; electric cooking and heating 
apparatus, $112,153; electric light fixtures or parte thereof of 
metal, $732,090; electric meters, $930,868; and electric appara- 
tus, not otherwise provided for, $7,435,939. 
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VARIABLE-SPEED, SHUNT-WOUND D.C. MOTORS. 


Flash-over Tendencies and. Iron Losses. 


A USEFUL analytical treatment of the flash-over tendencies and 
iron losses of variable-speed, shunt-wound PD. o. motors is given by 
F. Niethammer in a recent issue of Elektrotechnik u. Maschinenbau, 
from which the following abstract is prepared :— 

The speed of shunt motors may be varied economically and over 
а range of 1:6 by varying the main field Ф, fig. 1, this being 
accomplished by varying the field current 1, = E/(R, + Br). At 
the lowest speed zo. the flux ġo із а maximum, and so is the field 
current 1. ( EÍB,). At maximum speed , the field is a 
minimum , and is produced by a field current Ie, == E/(B, + Bri). 
Commutating poles w are generally employed to produce at all 


loads a voltage ¢w, compensating for the sum of the reactance 
voltage e, and the cross-field voltage’e,, which increase propor- 
tionally with the speed. At high speed я with weak main field and 
heavy load on the machine there is danger of flashing-over, owing 
to the high potential difference between commutator segments 
whilst between brushes of opposite polarity. Referrirfg to fig. 2, 
the main field H in the air gap combines with the armature cross- 
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FIG. 2. 


field H4 to produce a resultant field H,, the maximum value of 
which is Hm. Then, neglecting the small ohmic drop, the 
maximum segment voltage is— 
em = (pla) X Hm X II X V X (ZK) x 10 * .. (QD 

where 2 р = number of poles; 2 a = number of parallel 
branches; /, = armature length in om., excluding air ducte; v = 
peripheral speed of armature іп om./sec.; 2 = number of armature 
conductors; К = number of commatator segments. The same 
expression with the substitution of H4 for Hm gives the mean 
voltage per segment, where H4 = mean field strength per pole pitoh 
between two gets of brushes. Hy is approximately equal to Н, P/r, 


where H,,— max. value of main field H; and р/т = pole aro/pole 
pitch. We have then— | . 
em = еа X Bm/Ha = (2 p B/K) X Hn/Ba | 

where E = terminal voltage. Again, Hm = н, + Ear; and 
(4х[10) Ai +z Ei da,; and (4 я/10) Ap = На да'„; where 
41 +z = ampere-turns per pole for air gap and teeth. Other 
relationships are:—Ap = Aa Рт; As = Ia 2/8 ap = armature 
ampere-turns per pole; I, = armature current ; a, (approximately 
equal to ae) is the addition to the reduced air gap д for the iron 
ampere-turns in the armature iron. 

There is obtained thence the important result :—Max. voltage 
per segment— 


em = (2p EK) х [7р + АЈА 42] *. (2) 
Ав the is increased, A; + - becomes smaller, but A, 
remains constant at full load. | 


In order that flashing be avoided, em may not exceed a maximum 
of 30 to 40 volts. Now, P/r is practically fixed at 1 to 1, and eqn. 
(2) indicates the following means of avoiding flash-over :—(a) 
Increasing the number of segments к; (b) Reducing the armature 
reaction Aa; (c) Increasing the field ampere-turns A; + ,. The 
risk of flashing is, of course, greater, the higher the terminal 
voltage E, but this factor is fixed in any particular case. 

Considering each of the means (a), (5), (c) above, the maximum 
number of commutator segments к is determined by the breadth 
of segment b = я D/K, which must not be less than 4 or 5 mm.; 
and by the commutator diameter Dx, which mast be somewhat 


‘smaller than the armature diameter р, and must correspond to a 


reasonable peripheral speed (preferably below 20 to 30 m/sec.). 
The armature reaction A, increases with the number of segments K 
as the number of turns per segment is reduced, thus the two effects 
neutralise each other to some extent. We have A, = т 4/2, where 
A = Ia 2/22 r D = ampere-conductors per cm. of periphery (As). 
Thus A, cannot be made as small as one chooses, because A must be 


200-300 if the machine is to be an economical design. Finally, the 
field ampere-turns A | + z is increased by using a long air-gap ô 
and high tooth saturation. Considerations of stray field limit the 
gap length to 5-10 mm. 

The two main desiderata for variable-speed motors are thus a large 
number of commutator segments and a long air-gap. 

Mechanical means of reducing the risk of flashing are to under- 
cut the mica between segments (the undercut surfaces being 
lacquered) and to use from 1 to 2 mm. of mica between the 


segments. 

It should be noted that, owing to the armature reaction, the 
voltage Em (fig. 2) is considerably greater between the points c f 
than the terminal voltage E between adjacent brushesa д. We 
have, in fact :— 

B= 2f x (z/2a) x l x X 10° х Fe 
Fe being given by the area of g edo b o, and Em = 2 f x (7[2а)Х 
lir X 107? x Fm when Fm = area fhedc. Hence :— 


Em / E = Fa/Fe m ids *. (8) 
In fig. 2 the surface integrals 


from л to /, thus including both the terminal voltage E and the 
maximum voltage En. 

Taking Bq, = m H, and B4, = Ear we have, if the Н; — curve 
(fig. 2) be built up of straight lines :— 

En/E = 1/2 + 1/2m + (7/2 P) х (m + mjer — 1) — m2 .. (4) 

In the extreme case, when n = 4, є = 4, and р/т = 2/3 we have 
Em E = 33. 

In other words, there exists between the points c f on the oom- 
mutator, more than three times the terminal voltage of the machine. 

The highest potential differenoe between segments is then: 
em = ea (1 + m) r|P = 71 ea where ea = mean potential 
difference between segments, с 

The strong field distortion due to armature reaction causes con- 
siderable increase in the iron losses of the armature teeth and 


J Hx dr are taken successively 
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core, the flux distribution in the case of a 3-pole motor 
as in fig. 3. The expreseion for the iron losses in the teeth 

and ovre is :— 

Ph + и „ (on В?, V, + on В? vy) + / Д? (ow B's v, 

+ ow в?у Vk) e.e "TP eco (5) 
where the subscripts z, А refer to the teeth and соге, and А, w refer 
to hysteresis and eddy currents respectively ; B — max. induction ; 
v = volume ; f = n p|60 = frequency; A = plate thickness in 
mm.; and 7, с = constants of the material. 

On light load, в, and ву are proportional to H,, but on load they 
are proportional to Hm = и, + Hq), hence the ratio of the iron 
losses Py on load to those P, on light load is (at given speed): 


РЫР = (1 + (BqiiB)]? ... 25 wee (6) 


The iron losses at full load with weak field may easily be from ТО 
times as great аз on light load. 
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Кап.-(5) may be written :— 
Pn I „ = (on / + c f ?) (Hi t Bay T (7) 


Then, H, being the field corresponding to the lowest speed ло, 
and the maximum speed s», being ^ я. it can be shown that (with 
Hq, = m Hi at the lowest speed; n = с» /; m = 4; and A = 6) :— 


P'iP', = 9 approximately, 


ie. at full load and maximum speed, the iron losses are nine times. 


as great as on light load at minimum speed. Similarly, the ratio of 
the iron losses at full load and maximum speed to those at full load 
and minimum speed is (in the above case) about 4'2 : 1. 


à ow 


This means that if the iron losses are 3 per cent. at the minimum 
speed, they increase to 13 per cent. at maximum (on full 
load in each case), во that the motor efficiency falls from, say, 90 to 
40 per cent. 

Since the armature reaction operates as an oscillation of double 
-frequency 2 f, it would be more aeourate to write eqn. (7) :— 

Ph + w = (e f + ewf’) (HI + 2 Hal эө (78) 
which corresponds to yet more unfavourable conditions for the high 
8 41 N 
In addition, the pole shoe logs is inorea*ed quite considerably at 
‘the higher speed, especially at the pole tip where the high 
induction Hq, is operative. Again, high values of Eq involve high 


[Vol. 87, No. 3,396, JULY 35, 1930. 


tooth densities which, in turn, lead to high induction in the slot in 
the radial direction of the slot depth. This causes considerable 
eddy-current losses in the conductors, from the losses 
due to current displacement ugh the cross field of the slot. 

For all of these reasons, the heavy field distortion by the arma- 
ture reaction causes a serious reduction in the efficiency of variable- 
speed shunt-wound motors. 

There is, however, a very simple means of compensating for the 
armature reaction, eliminating its injurious effects, and preventing 
flashing-over. This is accomplished by fitting cross-coils, ae in 
fig. 4. The com ampere-turns Ac are made = Ap = ba Р/т 
(fig. 5). In addition, one adds to the interpole ampere-turns 
Aw 80 that A. + Aw = 1.2to 1.3 4. Then Ва = D (approx.) 
and Hm = Ei, во that em is much reduced (see eqn. (1). Eqn. (2) 
for the maximum voltage per segment then becomes :— 

em = ed X BBa = 2 рЕјк X тр . ... (8) 

In general 

em = (2 pik) x E[z/P + (Ар — A /r An + 47]... (9) 
and when the desired condition Ap = A, is fulfilled, eqn. (9) reduces 


to eqn. (8). 

The Electric Co., of Schenectady, U.S.A., builds variable- 
speed, shunt-wound motors as shown in fig. 4, for outputs of from 
2 to 125 H.P., and states ly that the losses are thereby reduced 
by 10 per cent. The heavy field distortion is avoided, the com- 
mutating poles prevent sparking at the brushes, and the cross coils 
eliminate flash - over. 


THE FARADAY SOCIETY. 


RESISTANCE OF ELECTROLYTES. 

Ат the June meeting of the Society an important paper was 
read by Dr. H. F. HAwonTB, who put forward a method of 
obtaining the true resistance of an electrolyte, by disentangling 
from its apparent reeistance that portion of it due to electrode 
effects. The usual method of so doing is the well-known 
Kohlrausch method, by which alternating current is employed 
and the resistance of the cell balanced in the ordinary way 
with the Wheatstone bridge, using a telephone as indicator 
instead of a galvanometer. In the first place, as pointed out 
by Dr. Haworth, true balance is never obtained in this way, 
and indeed it cannot be obtained except at one particular fre- 
quency. Secondly, the assumption that the electrode effects 
are eliminated by using an alternating current is an un- 
founded one, for in truth the electrodes act as capacities and 
introduce impedance into the circuit. 

The method described consists in measuring the resistance 
and the capacity with a special bridge arrangement at two 
different frequencies which must be known. From the mea- 
surements obtained the true resistance—being that at infinite 
frequency—can be calculated. Alternative methods are de- 
scribed in the paper, and so is the specially-designed alternator 
used as the source of current, giving a true sine current at 
all frequencies up to 1,000, and the modified form of Duddell 
vibration galvanometer used in the bridge. 

The results point to the fact that the resistance as measured 
consists, as already stated, of the electrolytic resistance proper, 
und superimposed upon that a capacity due, it is assumed, to 
a gas film interposed between electrodes and electrolyte. This 
film behaves like a leaky condenser, and its thickness and 
resistance depend on strength of electrolyte, temperature, the 
current flowing, and its frequency. If the impedance of the 
cell be plotted in correct phase relationship to the current 
through it for a number of different frequencies, the locus of 
the impedance is a straight line cutting the current axis at 
the point of infinite frequency. The intercept on the current 
axis 18 the true resistance of the electrolyte, and this value 
is, of course; quite independent of the frequency used in the 
measurements. 

In the discussion on the paper, Prof. Porter doubted 
whether the variations in the apparent resistance of an elec- 
trolyte with frequency could be ascribed to variations in the 
thickness of the gas films on the electrodes. Prof. Porter has 
since given a generalised solution of this problem which shows 
that it is unnecessary to postulate any alteration of the film 
with frequency. Prof. PARTINGTON thought the results might 
be explained as due to polarisation. The рарег.апа discussion 
made it clear that the question is more tomplex than would 
be imagined from the current text-book knowledge of this 
subject. 


THE CONDUCTION OF ELECTRICITY THROUGH FUSED CATSTIC 
SODA. 


An experimental paper on this subject by Dr. A. FLECK and 
Mr. THOMAS WALLACE, with accompanying discussion, showed 
that many pcople’s—be they chemists or physicists—ideas on 
conduction. through fused electrolytes are even at this time 
of the day not so clear as one would expect. The experimental 
work of the authors of thia paper is both timely and useful: 
they give us reliable measuremente—made оп a works ecale 
with laboratory precision—of the conductivity constants of 
fused caustic soda, namely, epeciflo resistance, variation with 
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temperature, decomposition voltage, and во forth. They 
showed surprise, however, to the surprise of their critics, that 
the resistance between these electrodes was not quite constant 
when the distance between them became large compared with 
their eize, and they inferred that fused caustic eoda did not 
behave exactly as the dissolved salt—in other words, did not 
obey Ohm's law on account of some residual electrode effect. 
This result would be of considerable interest if it were con- 
clusively proved, but Dr. Fleck did not succeed in convincing 
his audience that his anomalous results were not due to the 
comparative smallness of the containing vessel. | 


ELECTROLYTIC CHLORATE FORMATION. 


The theory of the electrolysis of the alkali chlorides to yield 
chlorates and perchlorates has exercised the ingenuity and 
knowledge of electrochemists for the past twenty-five years. 
Mr. N. V. S. Kurrrs and Мг. Н. PALFREMAN have approached 
the subject as practical manufacturers, that is to say, their 
theories are based on data obtained from large-scale electrolytic 
operations. It does not mean that their work is either rough 
and ready or unscientific. Indeed it 18 singularly careful and 
methodical, and it can be safely said that their present con- 
tribution to an important branch of applied electrochemistry 
is the most important made since the classic work of Foerster 
and Müeller. Apart from the value of the theoretical discus- 
sion, the data given in their paper will be of considerabe 
value to those responsible for the technical control of the 
processes under consideration. 

The experimental portion of the paper contained conduc- 
tivity measurements of the solutions of eodium chloride, 
chlorate, and perchlorate, such as they occur mixed in prac- 
tice; a dynamical etudy of the hyperchlorite to chlorite reac- 
tion; and a description of the determination of the resistance 
and electrode potentials of technical chlorate and perchlorate 
cells. For these results and a discussion of the deductions 
made from them reference must be made to the full paper. 

On the theoretical side, the electrochemistry of chlorite for- 
mation was very clearly set out by the authors. When a 
solution of sodium chloride is electrolysed in a cell in which 
the two electrodes are close together, sodium hypochlorite 
is formed. It results from the liberation of chlorine at the 
anode, and its reaction with hydroxyl ions to form, hypoch- 


lorous acid, MEO 
Cl, + OH’ = HOCI + Cl’ ` ! 


and. a solution of chloride will at first evolve. chlorine until 
there is a sufficient concentration of hydroxyl ions present to 
enable this reaction to proceed at the necessary velocity. The 
hypochlorite concentration will continue to increase until other 
reactions, electrochemical or chemical, which decompose it, 
have increased to such an extent that the rate of decomposi- 
tion is equal to the rate of formation by the current. The 
decomposition of the hypochlorite is attributed mainly to 
(1) discharge of hypochlorite ions at the anode with formation 
of chlorate and liberation of oxygen, 6СІО -3H,0 - 2HCIO, + 
4НСІ+30, and (2) reaction of hypochlorite irons with free 
hypochlorous acid to form chlorate, ОСІ --2HOCI CIO, 4-2HCI. 

It will be seen that, since oxygen is liberated in reaction 
(1), the formation of chlorate by this process is necessarilv 
attended by loss of efficiency, and it may easily be shown that 
the maximum attainable is 66.6 per cent. Moreover, there 
16 reason to believe that other reactiong between the discharged 
hypochlorite ion and water take place which result in the 
liberation of an even larger quantity of oxygen, and that these 
reactions predominate at elevated temperatures. The second 
reaction, on the other hand, is purely chemical, and involves 
по loss of oxygen, and therefore no loss of efficiency. On this 
account it is the one selected for the production of chlorate 
technically. . | 

The authors proceeded to discuss the possible sources of loss 
of efficiency in the hypochlorite-chlorate transformation, and 
they arrived at the conclusion that it is due to the discharge 


of hypochlorite ions and at constant temperature proportional 


to their concentration. An equation was then developed to 
express the efficiency in terms of temperature and other 
controlling factors, and finally reference wag made to methods 
designed to keep up the efficiency by maintaining hypo- 
chlorous acid concentration. 
The reactions leading to perchlorite: formation were similarly 
discussed. It would take us too far afield to go into 
the somewhat complex processes involved. Suffice it to say 
that the authors’ experiments support generally Oechsli's 
theorv that the perchlorite is formed as a result of chlorate 
lon discharge at the anode, but that the actual reactions which 
take place are the following :— 


(1.)---0,С1 — + OCIO, o, CI- O — OCIO.. 
(2.)—0,C1 —0 —0— CIO, + HOH —0,01 —O — H - O,CIÓH. 
(3.)—0,C1 — 0 — 0 — HO,CIOH. 


An understanding of this mechanism leads to a discussion 
of the factors.that determine the technical efficiency of the 
process and the amount of energv absorbed. 

Among other papers also presented at the same meeting 
were the following :— ' VT et 


" The Measurement of Electrical Conductivity in Metals and 
Alloys at High Temperatures,” by Mr, J. S, HAUGHTON. 

E Sorption of Iodine by Carbon," by Mr. J. B. FRN. 

" Electrolysis of Sodium Nitrate,“ by Mr. F. H. JEFFERY. 


. BLECTRICITY SUPPLY AT SHANGHAI. - 


THe annual report of Mr. T. H. U. Aldridge, M. I. E. E., 
engineer-in-chiet and manager of the Shanghai Municipal 
Council Electricity Department, is always interesting; tew 
undertakings have progressed with such phenomenal rapidity, 
and in spite of his continued etlorts to torestall the demand, 
Mr. Aldridge has constantly been chasing 1t—mainly owing 
to the delays in delivery of new plant resulting from various 
causes. ‘Lhe new Riverside power station, wuch was opened 
in M3, was fully described in the ELECTRICAL REVIEW ot 
November 5th, 12th, and 19th, 1915; it then contained plant 
of 14,000 Kw., in addition to the 6, 00-K W. plant at Fearon 
Road, and the annual output was 50 million units. [n Janu- 
ary, 1919, a 5,000-Kw. Fraser“ & Chalmers-Vickers turbo- 
alternator was put to work, and the two A.E.G. 2,000-kw. 
sets, repaired at Nagasaki,. were restarted in the autumn. 
Both the 5,000-KkW. A.E.G. sets again broke down badly 
during the year at а most unfortunate time, when another 
set was being overhauled. The erection of a new 10,00U-Kw. 
Farsons set, and the first of two 18,0U0-kw. American sets, 
was commenced in 1919, and two trunk cables between the 
generating stations were put in operation at 22,000 volts, hav- 
ing previously been used at 6,600 volts. A 3,500-K.V.A. West- 
inghouse synchronous condenser was put into service, and 
its success in improving the power factor led to the placing 
of an order for a duplicate machine. A G.E.C. 6,500-K.v.a. 
synchronous condenser.was also delivered. The total generat- 
ing capacity at the end of last year was 38,600 xw., with 
46,000 KW. in course of erection. The maximum ‘load was 
28,365 KW., and the load factor was 42.39 per cent. The 
total output was 102 million units, which is exceeded by only 
four. British municipal .undertakings, none of which has a 
load factor of 33 per cent.; the output showed an increase 
of 18.6 per cent., mainly due to the power load.: House 
service connections increased by 2,870 to 27,903; 108.75 miles 
‘were added to the overhead cable system, and 18 miles to 
the underground cables.. Transformers installed in sub-stations 
increased by 16,000 Kw. to 50,000 Kw., and there were in all 
73 sub-stations and 11 pole transformer stations. - Several 
large mills were connected, and many more are being built. 
The undertaking has 824 motors on hire, and a total of 2,093 
motors connected, of 33,000 н.р. Intensive industrial activity 
followed the cessation of the war, the full effect of which is 
stil to be developed; the prospects of Shanghai as an im- 
portant industrial centre are exceedingly encouraging. The 


demand for hired heating and cooking apparatus exhausted. 


the supply of radiators, of which 1,672 are in service, with 
79 cookers.: Е | | 

The net profit for the year, after providing Tis. 519,956 for 
depreciation and Tils. 442,152 for interest, was Ті. 386,326 

Mr. Aldridge's programme of extensions for the next three 
years (dated December 22nd, 1919) contemplated a demand 
of 64,000 kw. in 1921 and 80,000 kw. in 1922. Unless two 
more 18,000-kw. machines were ordered very soon, he said, 
the position in 1921 would be as critical as in 1919. | 

He recommended the extension of the power station during 
1921 with two 18,000-kw. sets, making a total capacity of 
101,000 KW., together with two house turbines of 5,000 Kw. 


. each; the safe load would then be 78,000 KW., and the esti- 


mated load 64,000 kw. In 1999 the whole of the A.E.G. 
plant would be removed, and the total capacity increased to 
192,000 xw. | | 

Orders have been placed for a good deal of plant, including 
eight boilers of 640,000 lb. total normal evaporation per hour, 
of the B. & W. and Stirling types, B.T.H. 22,000-volt switch- 


gear, and 40 miles of 0.2 sq. in. 22,000-volt split-conductor 


armoured cable from the British Insulated & Helsby Cables, 
Ltd. Hitherto trunk feeders of 5,000 kw. have been used. 
but in view of the greatly increased demand, feeders of 
7,500 K. v. A. are to be used in future. 

Mr. Aldridge expects to sell about 300 million units in 
1922, and to have a load factor, in a few years, of 45 per 
cent. 

Whilst he is in England he will call for tenders for two 
18,000/20,000-K w. turbo sets, coal-conveying plant, and various 
other items. | 


NEW PATENTS APPLIED FOR, 1920. 
° (NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. SurroN-Jowzs, O' Dall. AND 
Sr&PHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


18.244. Arrangement for excitation of continuous-current generators.“ F. 
Krupp Akt. Ges. | 


July 2nd. (Germany, Januars 6th, 1915.) 


18.236. Electrical. welding electrodes.“ British Thomson-Houston Co. 
(General Electric Co.). July 2nd. 


18,373. “ Cable conduits." F. J. Aubrey. July 2nd. | 

18.387. Electrically-operated switch machines and interlocking svstem for 
railways.“ W. H. Simms. (General Railway Signal Co.). July 9nd. 

18,407. '' Telephonographs." Telcgraphon Ges. July 2nd. (Germany, }шу 


7th, 1919.) 
18.412. Dynamo-electric machines," H. Charlet. July 2nd. ' 
18.40. Switches for electric bells, &c. T. B. Sharp. July 3rd. E 
138.442. Electric welding. apparatus." R. F. Woodburn. July 3rd. 
18.444. '' Electro-mechanical starting and operating from a distance," R. 


Mautech, July 8rd. (Belgium, April 10th, 1914.) 
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18,462. '' Telephone exchange systeme." Western Electric Co. July 3rd. 
(United States, December 29th, 1916.) 


18,486. '' Apparatus for electric transmission of motion." R. Joksch and 
K. Schember. July 3rd. (Austria, July 11th, 1919.) 


Jul’ 5 " Galvanic batteries or cells." S. Brydon and E. Cummings. 
uly 3 
18.508. Electric switches.“ R. J. Capener and А. V. Rose. July 3rd. 
18.544. Pendant electric light fittings." W. Broadbent. July 5th. 


18,567. “ Dynamo-electric machines. Electromotors, Ltd., and E. Green- 
halgh. July 5th. 


18.578. Incandescent electric lamps.“ 
(United States, February 14th, 1916.) 


18,579. “ Illuminating attachment for retractors." W. J. Cameron. July 
5th. (United States, May 4th, 1916.) 


18,584. “ Electrical accumulators.” 
Co. July Sth. 


. 18,607. * Electric signalling." L. de Forest. July 5th. 
April 17th, 1919.) . 


iy * Electric lamps." A. Zöller. July 5th. (Germany, November 7th, 


18,627. “ Electrically inducing chemical action." W. J. Rickets. July 5th. 

18.641. Telephone systems." Western Flectric Co. July 5th. (United 
States, June 14th, 1919.) 

18.642. Method of coating metallic articles.” 
July Sth. (United States, September 20th, 1916.) 


W. J. Cameron. July 5th. 


C. Saunders and Saunders Electrical 


(United States, 


Western Electric Co. 


18.643. Radio-transmission system.” Western Electric Co. July 5th. 
(United States, October 2nd, 1916.) 

18.644. Telegraphic ciphering and deciphering mechanism.” Western 
Electric Co. July 5th. (United States, September 13th, 1918.) 

18,602 & 18,656. ©“ Radio-signalling." Radio Corporation. July Sth. 


(United States, January 6th, 1916.) 

18.6533. Receivers of electrical oscillations.” 
5th. (United States, June 18th, 1914.) 

18,654/5. “ Wireless signalling apparatus." Radio Corporation. July 5th. 
(United States, April Sth, 1915.) 


Radio Corporation. July 


18.657. Wireless signalling apparatus." Radio Corporation. July Sth. 
(United States, April 2nd, 1915.) 
18,658. Wireless telegraphy.” Radio Corporation. July 5th. (United 


States, February 24th, 1915.) 

18,659. *' Receivers of electrical oscillations." Radio Corporation. July Sth. 
(United States, February 25th, 1914.) 

18,660 & 18,664. '' Apparatus for radio-signalling.”’ 
July 5th. (United States, February Ist, 1916.) 

18,661. Vacuum valve detectors." Radio Corporation. July 5th. United 
States, March 10th, 1917.) 

18,662. “ Vacuum valve devices." Radio Corporation. July 5th. (United 
States, March 10th, 1917.) 


Radio Corporation. 


` 18,663. “ Wireless signalling apparatus." Radio Corporation. July 5th. 
(United States, February Ist, 1916.) 
18,687. '* Electric switches.” Eureka Vacuum Cleaner Co. July Sth. 


(United States, January 18th, 1917.) 

18,690. Brush-holders for electrical devices." Entz Motor Patents Cor- 
poration. July Sth. (United States, October 18th, 1915.) 

18,691. Electric controllers." Entz Motor Patents Corporation. July 5th. 
(United States, July l8th, 1917.) 

18.702. Electric arc-welding apparatus." 
5th. (Germany, July 4th, 1919.) 

18,718. Electric steelyard weighing-machine."! R. Joksch & K. Schember. 
July Sth. (Austria, July 8th, 1919.) 

18,726. *“ Means for connecting electrical conductors.” 
July 5th. 

18,748 / 9. Sparking plugs." J. E. Temple. July 5th. 

18.751. Electric lamps for motor vehicles, &c.'" Soc. Générale d'Electri- 
cité. July 5th. (France, February 4th, 1919.) 

18,766. Electric lighting systems for automobiles." L. Renault. July 
Sth. (France, December 2nd, 1913.) 

18,797. Regulating transinission over electric circuits." Western Electric 
Co. July 6th. (United States, September 10th, 1918.) 

18,798. *'' Telephone sub-station circuits." Western Electric Co. July 6th. 
(United States, September 9th, 1916.) 

18,799. “* Wireless signalling systems." 
(United States, December Ist, 1915.) 

18,810. Electric-ignition plugs." Michigan Spark Plug Co. July 6th. 

18,831. ‘* Starting and stopping devices for clectromotors of pumps, &c.” 
Hundt & Weber Ges. July 6th. (Germany, July 8th, 1914.) 

18.832. Electric relays." A. Orling and Orling's Telegraph Instruments 
Syndicate. July 6th. 

18.837. Galvanometer. 
February 2nd, 1918.) 

18.838. Line telegraphy,” Siemens & Halske Akt. Ges. July 6th. (Ger- 
many, December 18th, 1918.) 

18,843. '' Insulating material and body composed thereof.“ 
Ignition Co. July 6th. (United States, August 22nd, 1917.) 


Siemens-Schuckertwerke. July 


H. A. Whitehead. 


Western Electric Co. July 6th. 


Siemens-Schuckertwerke. July 6th. (Germany, 


Champion 


18,844. “ Spark plugs." Champion Ignition Co. July 6th. (United 
States, September 25th, 1918.) : 
18,845. '' Spark plugs." Champion Ignition Co. July 6th. (United 


States, November 22nd, 1917.) 

18.849. Portable electric welding apparatus." 
July 6th. (Germany, May 3rd, 1919.) 

18,860. Electric ship compasses.” Siemens & Halske Akt. Ges. July 6th. 
(Germany, December 16th, 1918.) 

18,861. *' Electric ship compasses.” Siemens & Halske Akt. Ges. July 6th. 
(Germany, December 9th, 1918.) 


18.8883. Electric switches, &c." C. J. Margerison and F. J. Shenton & 
Co. July 6th. 


18.892. Electro-magnetic appliance for handling plates, &c." Colville & 
Sons and J. J. Inglis. July 6th. 


18.895. Devices for showing telephone numbers," О. T. Smith. July 6th. 
18,909. ‘* Electrical resistances.” J. Erskine-Murrav. July 6th. 


Siemens-Schuckertwerke. 


18,910. '' High-frequency signalling.” Western Electric Co. july 6th, 
(United States, March 3rd, 1916.) 

18.911. Telephone sub-station circuits." Western Electric Co July 6th. 
(United States, August 27th, 1917.) 

18,912. “ Telegraph ciphering and deciphering mechanisms.“ Western 
Electric Co. July 6th. (United States, December 4th, 1918.) ^ 

18.913. Telegraph ciphering and deciphering mechanisms.” Western 


Electric Co. July 6th. (United States, December 9th, 1918.) 
18,929. © Sparking plugs." S. L. Collins. July 6th. 
18,938. *'' Protective devices for electric alternating-current distributing 

systems.” J. Н. Bowden, Н. A. Carney, Johnson & Phillips, and Н. F. J. 

Thomson, July Gth. 

18,939. '' Transmission. of electric current impulses." Petra Akt. Ges. für 

Elektromekhanik. July 6th. (Germany, March 13th, 1919.) f 
18,940. '' Receiving radio signals.” J. L, Hogan. July 6th. 


U 
States, November 27th, 1910.) (United 


18,957. Method for reducing overtalking and overhearing in -distance 
two or four wire circuits.” Siemens & Halske Akt. Ges. July . (Ger- 
many, March 22nd, 1919.) 

18,958 & 18.959. Electric furnaces.” P. de Miles. July 6th. (United 
States, January 25th, 1918.) 

18,970. '' Inductors or field magnets for magneto electric machines. С. 
von der Weid. July 6th. (Switzerland, June 12th.) 

18.977. Transformer of three-phase currents to constant direct current. 
О. M. Corbino. July 6th. (Italy, May 26th, 1917.) 

18,978. ** Dynamo-electric machines." С. Macmillan. July 6th. (United 
States, May 31st, 1917.) 

18.987. Vacuum fuse for electric circuits." F. Schröter. July 6th. (Ger- 
many, January 29th, 1914.) 

18.991. Electrical discharge valve." F. Schröter. July 6th. (Germany, 
January 23rd, 1918.) 

18,992. *' Transformation of polyphase currents." О, M. Corbino. July 6th. 
(Italy, July 28th, 1917.) 


18,998. '' Wireless receiving systems. E. Н. Armstrong. July 6th. 
(United States, October 29th, 1913.) 
18.999. Electric discharge tubes." G. Seibt. July 6th. (Germany, 


October 24th, 1913.) 

19,004. '' Transformer for measuring electric currents." Compagnie pour 
la Fabrication des Compteurs et Materials d'Usines à Gaz. July 6th. (France, 
June 30th, 1919.) 

19,005. '' Transformers for measuring electric currents." Compagnie pour 
la Fabrication des Compteurs et Materiels d'Usines à Gaz. July 6th. (France, 
June 20th, 1914.) 

19,006. Rheostat-transformers with adjustable transformation ratio and 
phase difference." Compagnie pour la Fabrication des Compteurs et Materiels 
d’Usines А Gaz. July 6th. (France, May 8th, 1919.) 

19,009. *' Electron discharge devices. General Electric Co. 
Thompson. July 6th. 

19.400. '' Galvanic batteries and electric lamps." R. Ziegenberg. July 6th. 

19,052. '' Electric pushes." E. A. Graham. July 6th. 

19, 00% 4. Current motors." J. J. Rebman. July 6th. . 

19,063. '' Modulation systems for wireless signalling, &c." Radio Com- 
munication Co. and J. Scott-Taggart. July 6th. 

19,068. '' Sparking plug, &c." H. F. Tierney and G. H. Ward. July 7th. 

19.080. Electric lamp controlling apparatus." F. E. Clipstone and 
Falksley, Ltd. July 7th. 

19,089. ‘* Combination wall plug and socket and pendant ceiling fitting." 
T. P. Pollitt. July 7th. 

19,094. ‘* Electric heating." J. Lightfoot. July 7th. 

19,104. '' Pneumatically-operated electric switches." Е. Bushrod and W. J. 
Thorrowyood. July 7th. 


and М. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 

21,276. '' Systems for driving hoists, rolling mills and electric locomotives.” 
Vickers, Ltd., C. F. Mackness and H. H. Broughton. December 19th, 1918. 
(144,7 42.) 

1919. 

827. Means for fixing a magneto brush-holder to a gear wheel.” Н. de 
la Valette. February 27th, 1918. (123,724.) 

4.09. Thermo-electric apparatus." W. H. Wilson. February 18th, 1919. 
(Cognate application, 18,612/19.) (144,757.) 

5,611. © Apparatus especially useful as relay, oscillograph, telegraph, tele- 
phone, automatic current or tension-regulator, and other arrangement sensitive 
to variations of electrical tensions." К. Rahbek and F. A. Johnsen. March 
6th, 1919. (144,761.) 

6.195. Electric heating units and methods of manufacturing the same.” 
British Thomson-Houston Co. (General Electric Co.). March 12th, 1919. 
(144,767.) 

6,342. ** Pressure-operated electric cut-outs.” 
Welch. March 3th, 1919. (144.777.) 

6.343. Electrical cut-outs." H. Frost & Co. and W. H. Welch. March 
13th, 1919. (144,778.) 

6.353. Supports or mountings for telephone receivers." 
March 14th, 1919. (144,781.) 

6,306. '' Electric driving and controlling gear for planing-machines. 
Electromotors, Ltd., B. Longbottom, and E. Greenhalgh. March 14th, 1919. 
(144,782.) 

6.641. Brush rocking-gear and terminal mechanism for dynamo-electric 
machines." Н. D. Rohman. March 17th, 1919. (144,800.) 

6,042. '' Holders for globes, shades and the like for lamps." C. E. Adams. 
March 17th, 1919. (144, 801.) 

6.654. Electrically-heated furnaces." Morgan Crucible Co. and С. W. 
Speirs. March 17th, 1919. (144, 802.) 

6,781. Galvanic batteries. С. & J. Oldham. 
(144,807 .) 

10,716. '* Manufacture of lead-covered electric cables." А. Olier and Р. 
Rousillon. April 30th, 1919. (144,841.) 

10,858. ** Means to be employed in the electric welding of iron, or steel, 
or alloys thereof." А. C. Hyde. May lst, 1919. (144.842) 

11,483. '' Sparking plugs for internal-combustion engines." 
herd. May 8th, 1919. (144,849.) 

12,081. “ System of and apparatus for obtaining and utilising electric 
energy from a battery." Е. L. Terrey. December 13th, 1919. (144,854.) 

13.005. Electric horns." D. V. L. Fellows. August 27th, 1919. (144,860 ) 

15476. Combined electric lamp and alarm clock." N. A. I. Neilson. 
July 3rd, 1918. (129,267.) | | 

18,436. '' Electric insulation testing devices.” 
August 26th, 1918. (131,879.) 

19.534. Electric lighting systems applicable to trains.” 
August 8th, 1919. (144, 914.) 

19.989. Electric switch mechanism," Electrical Apparatus Co. and A. J. 
Martin. August 14th, 1919. (144.915.) i 

27,530. “ Receiving arrangements for electric waves." Siemens & Halske 
Akt. Ges. June 18th, 1918. (135,177.) 

28.877. Sparking plugs for internal-combustion engines." G. L. Delfosse. 
November 20th, 1919. (144.957.) 

29.056. '' Device for indicating the effective sparking condition or other- 
wise of the plugs of motor road vehicles." Т. W. Paterson. November 22nd, 


Н. Frost & Co, W. Н. 


E. T. Jones, 


oF 


March 18th, 1919. 


C. K. Shep- 


Dubilier Condenser Co. 


P. Browne. 


1919. (144,958.) 


30.234. '' Spark plugs for internal-combustion engines." V. Joly. Decem- 
ber 3rd, 1919. (144,962.) 
30,702. Electric bells." А. & J. Veron. December 8th, 1919. (144,964.) 


1920. 
1.157. Electric hand-irons." В. H. Francois. March 12th, 1918. (137,846.) 
1,973. '' Controllers for electric railways operated by means of high-voltage 
direct current." Akt. Ges. Brown, Boveri et Cie, January 21st, 1919. 
(138.107) 
2,525, '' Magnet colle." Siemens Schuckertwerke Ges, Octoder 19th, 1918. 
138,342.) 
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ENGINEERING TRAINING. 


Our readers have already been informed of: the 
decision which has been arrived at by the Man- 
chester City Council as to the class of student who is, 
in the future, to be admitted to the Municipal College 
of Technology. This famous institution, which, so far 
as the training of engineers is concerned, has no com- 
peer outside London, has hitherto been open only to 
students of matriculation standard, who intend to take 
a course of training in engineering culminating in a 
university degree, the College being itself the Faculty 
of Engineering of the University of Manchester. The 
training can be carried beyond the point at which a 
degree is granted, and there are unexcelled facilities 
for post-graduate work. 

As to these facts there can, we believe, be no dispute. 
Our summary is very incomplete, but we wish to bring 
out the point that here is an institution which is capable 
of doing, and has already done, work of a character 
which cannot be carried out by any other educational 
centre in the North of England. 

At the suggestion of the Education Committee, as 
we recently stated, the Corporation has now resolved 
to admit pupils whose intention is to take a course of 
training such as can be obtained in any one of half a 
hundred secondary schools and technical colleges in 
Lancashire and Yorkshire. To this end it has limited 
the number of students of degree courses, who aré to 
be admitted to about one-third of the available accom- 
modation, and the remainder is to be thrown open to 


those who cannot, and in most cases do not wish to,. 


make full use of the potentialities of the situation in 
which they will be placed. 

We understand that the College derives its revenue 
from four sources: The fees of the students, the rates 
of the city, the Board of Education grant, and the 
Government grant for degree students. The govern- 
ment of the College is vested in the Manchester Cor- 
poration, and it appears to be felt by some that the 
benefits largely paid for by the citizens should be re- 
served for the sons and daughters of the citizens. Some 
mention has been made of foreigners, by which term 
is meant certain British subjects from overseas, and 
a few meinbers of the population of allied countries. 
Objection has been raised to the admission not only of 
these persons, but of students from neighbouring towns 
in Lancashire. 

One would think it would be quite clear, after a 
moment's reflection, that the benefits derivable from 
the possession of the College are not' restricted to the 
educational facilities thereby provided, important as 
these are. There is another, and, in our opinion, a 
greater advantage, arising out of the world-wide ad- 
vertisement given to Manchester engineering by the 
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men апа women who derive their knowledge from a 
Mancbester institution. Further, there is a constant 
stream of able engineers in embryo issuing from the 
College, who can be, and are, to a very large extent, 
absorbed into Manchester industry, which is constantly 
in need of them. | 

Manchester engineering, and, indeed, British in- 
dustry generally, need the best brains, trained in the 
best possible manner, to the greatest possible extent; 


and since the best brains do not grow, like cabbages, 


all in one patch, they inust be obtained wherever they 
are available, and trained wherever the requisite facili- 
ties can be given. At present the resources of our Uni- 
versities and Engineering Colleges are strained to the 
utmost to provide accominodation for even a portion of 
the candidates for admission to their courses; the im- 
perative necessity for acquiring the best possible training 
is increasingly gaining popular recognition, and in the 
national interests it is desirable that our educational 
equipment should be utilised to the best possible advan- 
tage. It is for this reason that the reversion of the 
Municipal College of Technology to the status of a tech- 
nical '' school,’’ which it so recently repudiated (March, 
1918) on the ground that it was of University rank, is 
а matter for the keenest regret. 

For the moment, unfortunately, the narrower view 
has prevailed, but we do not believe it represents the 
opinion of the majority of the ratepayers of Man- 
chester. We have sufficient faith in the far-sightedness 
of this great business community to believe that when 
the far-reaching effect of the new restrictive policy is 
more fully realised the mistake will be remedied, and 
that when the time arrives the Labour members, who 
claim to have the interests of the less wealthy citizens 
at heart, will be among the first to agree to, if they 
do not actually suggest, its rectification. The Labour 
Party has a full appreciation of the advantages of 
education. 

We purposely refrain from any comments on the un- 
fortunate differences between the Education Committee 
and Mr. J. C. Maxwell Garnett, the Principal of the 
College, which have culminated in his resignation, as 
we regard the future of the College as of the greatest 
importance, in which view we are sure Mr. Garnett 
would concur. 


In the earlier months of last vear a 

Workmen's committee was appointed by the Home 
Compensation. Secretary to inquire into the working 

of the present system of paying compen- 
sation to injured workmen, and to report whether it 
would be desirable to establish a State system of accident 
insurance, and also whether legislation is required to 
remedy defects in the present law which experience has 
disclosed. 

The Committee, which was presided over by Mr. Hol- 
man Gregory, K.C., M.P., has now reported, and very 
far-reaching recommendations have been made. 

The payment of compensation to workmen in case 
of injury, and to dependents in case of death, has now 
become so much a matter of routine in business life 
that it is a little difficult to realise that until the vear 
1846 the family of a person killed in the course of 
employment had no legal remedy against an emplover. 

In that year the Fatal Accidents Act was passed, 
better known as Lord Campbell’s Act, which permitted 
the employer to be sued in case of pecuniary loss by 
death if the death were due to default of the emplover, 
and an emplover thereby became bound to take reason. 
able precautions, but the employé was supposed to run 
the risks of common employment, and the employer 
was not responsible in case of injury caused by another’s 
negligence, 

In 1280 the Employers’ Liability Act was passed, 
and further legislation followed in 1897, 1900, and 
1900, 

In the matter of workmen's oomponsatlen the war 
his, A8 in so many other mattera, brought about the 


necessity from time to time for consideration of the 
question of compensation in view of the decreased pur- 
chasing value of money, and in 1917 the maximum in 
weekly compensation was increased from £1 to 25s., and 
in 1919 to 35s. per week. | 

The present report proposes to bring within the scope 
of the Acts large new classes of persons (including non- 
anual workers earning up to £350 per annum), and 
largely to increase benefits, the maximum liability in 
case of death to be £800, as compared with £300 at 
present, whilst à maximum liability of two-thirds the 
weekly earnings with a maximum of £3 per week is 
now suggested in case of accident. 

It is proposed to appoint a Commissioner to act under 
the Ministry of Health, whose duty it will be to work 
out a scheme to provide any medical and surgical attend- 
ance required in addition to that already available 
under the National Health Insurance Acts. 

The Committee points out that the annual premiums 
of 65 insurance companies dealing with workmen's 
insurance exceed £5,000,000, and that in addition 50 
mutual indemnity associations pay about two million 
pounds per annum in compensation. 

Should legislation proceed on the lines suggested the 
burden on employers will necessarily be increased, which 
must in turn be passed on to the consumer, although 
this will be partly met by the larger premiums now 
payable in consequence of the increased wages bill. It 
is proposed that there should be State supervision of 
the rates of premium, and the heads of a working agree- 
ment have been made with the association which repre- 
sents insurance companies wherebv not more than 30 
per cent. of the premium income is to be expended in 
profits, management, expenses, and commission. 

The Commissioner is to approve maximum rates of 
premium, and it is suggested that discounts should be 
allowed where satisfactory safety devices are installed, 
a move in the right direction, and following the now 
well-established method of the fire offices with respect 
to fire prevention. 

Other important suggestions are made, and a Bill 
on the lines proposed will, when brought before Par- 
liament, merit the closest attention from all concerned. 


THE interpellation raised in the Italian 
Senate on July 6th, by Senator Men- 
garini, has somewhat cleared the air 
concerning the intentions of the present 
Government in the matter of the conversion of a consider- 
able mileage of the State railway system to electric traction. 
Tbe Senator, who at some length pressed for an acceleration 
of the scheme. pointed ont that, according to the calculations 
cf the State Railway authorities, the electrification of the 
2,600 miles decided npon wonld represent an annual raving 
in coal amounting to 1,786,000 tons, or an economy ef from 
800 to 900 millions of lire on the basis of the present prices 
of coal. The method propnred by Minister Peano for 
carrying out the work was for the State Railway anthorities 
to proceed directly with one group of lines with the aid of 
the 800 millions of lire provided by the De Nava and De 
Vito decrees, to entrust a recond gronn to private enterprige, 
and postpone a third to the future. In the opinion of the 
Senator, however, the State Railway anthorities were not in 
a position to assume such a grave task. The only solution 
possible was to empower the railway anthorities to construct, 
ot re-construct, the lines for the 2.600 miles, but to entrust 
to private industry all the installations, together with tbe 
hydro-electric generating stations, transmission lines, and 
snb-stations, It would be possible in this way to electrify 
about 300 miles per annum. Amid lovd applause the 
Senator concluded that the problem could only be s^lved 
economically and completely within a brief period, by means 
of the fullest co-operation of private firms with the State. 

Minister Peano, who agreed with the necessity for 
inorensed activity in the matter, stated in reply that à great, 
step forward was proposed hy the Bonomi deores then 
before the Lawer Chamber, It wau erranged that the 
services which auperintended all derivations of publlo waters 
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and mountain basins, all drainage works, &c., should be 
combined to examine and solve the problem completely. 
Of the provisions in the decree for facilitating the con- 
straction of hydro-electric stations, that which granted a 
subsidy of 40 lire per horse-power was immediately to be 
brought into operation. As to the suggestion that the 
continuous-current system should also be adopted, the 
Minister remarked that the three-phase method had proved 
successful їп Upper Italy, and it was therefore intended to 
apply it also to the lines more urgently needing conversion, 


while recourse might be had later on to another system 


if shown to be superior. The Minister agreed that it 
would be advantageous to utilise private enterprise, leaving 
to the State the construction or reconstruction of the lines ; 
but the question could not be settled or prejudged at that 
moment. It was also necessary for the Department which 
must supervise all the works to be able to carry them to а 
conclusion, and when reorganised it would be able to enter 
into agreements with private companies, Їп conclusion, 
the Minister referred to the advantage of the electrical 
machinery being provided by the national industry. 


THAT а youth who is going to earn а 
living ав an engineer by the exercise of 
initiative and intelligence must neces- 
sarily pass through a prolonged theoretical and practical 
training is an axiom which cannot be challenged. It used 
to be held that a youth who was to become an artisan, and 
earn a living by his handicraft, must needs undergo an 
equally long apprenticeship —but the war has completely 
exploded that idea. The wonderful results obtained by the 
intensive training of men апа women, boys and girls, for 
service in munition factories, proved to demonstration that, 
with the help of skilled instructors and appropriate 
apparatus, the degree of manual skill necessary to perform 
efficiently а limited range of operations could be imparted 
to the average learner within & few months, the period 


The Appreaticeship 
System. 


required depending upon the class of work, but seldom ~ 


extending to six months. 

Under modern conditions, the worker who has to be expert 
at more than a few definite jobs is rarely called for. An 
adequate degree of skill to justify the employment of a 
young mau as a turner, planer, wireman, armature winder, 
or instrament maker can unquestionably be imparted to 
him within six months at the outside ; if he take longer, he 
is not adapted to the class of work, and should be tried on 
something else. Of course, his skill will develop with 
constant practice, and, in particular, the speed of his work 
will increase; but our point is that, with suituble instruc- 
lion in lieu of apprenticeship, the improver stage can easily 
be attained in а few months. 

Abundant evidence of this fact was forthcoming during 
the war; further evidence was afforded by the Exhibition 
which closed yesterday. That such excellent work could 
be turned out by men —aud disabled men—who had only 
ben a few months iu training, could hardly be credited ; 
but the facts were indisputable, and the same phenomenon 
was manifest not only in electrical work, but also in boot- 
making, coach-body building, cabinet-making—anything 
you like. 

Under existing circumstances, of course, the apprentice- 
ship system cannot yet be dispensed with, but it is clear 
that a long apprenticeship is not necessary provided that 
efficient instruction is substituted for it. This so-called 
system has been responsible for the waste of a great deal of 
time. Asthe new Education Act makes ita influence felt, the 
average age of apprenticeship will tend torise, and the duration 
of the service to shorten, while systematic education on broad 
lines will acoupy а considerable portion of the time most 
profitably, and will afford an opportunity for the keener 

intellecta to reveal their fitness for higher training, But 
rha old-fashioned !! system " of apprenticeship is obsolete, 


The Lightin As is fairly well known, a monopoly of the 


& public supply bnsiness ip Paris is held b 

public supply bnsiness ip Paris is held by 

шын FRI the Compagnie Parisienne de Distribution - 
d'Electricité, while in the suburbs a similar position is 
expected to be assumed by the Union d'Electricité, a 
comparatively new uudertaking which is gradually group- 
ing around it all the companies in the environs, and at the 
same time is proceeding with the erection of а super-station 
at Gennevilliers. During the course of the War, the demand 
for energy for power purposes on the part of industrial 
works engaged on contracts for the national defence in the 
region of Paris gradually increased until, instead of being 
merely complementary to the lighting supply, it became 
three times greater than the latter, although regard must 
be had to the restrictions imposed on lighting апа the 
exodus of some of the population during part of the period 
of the War. The natural reaction followed after the 
Armistice, and it is thus found that while the consumption 
for power purposes in 1919 met by the Compagnie 
Parisienne decreased by over 45,853,000 K w.-hours, as com- 
pared with 1918, the quantity used for lightiug services 
experienced an increase of 24,787,000 Kw.-hours. In their 
report for 1919, the directors mention that it has become 
more апа more difficult to procure machinery, cables, 
transformers and meters required for the development 
of the underteking, although the number of new con- 
nections established last year affords confidence in the 
future. The net profits in 1919 were considerably less 
than in the preceding year, but have yet permitted of the 
payment of a dividend of 10 fr. рег share. А new tariff 
came into operation on May 1st, 1920, and the company's 
partners —the Municipal Council of Paris—decided that the 
proceeds resulting from the amount of the increases then 
sanctioned should be placed to a special account — its dis- 
pe to be determined at a later date. In the case of the 
nion d'Electricité, it appears that contracts have already 
been allocated for the delivery of the machinery for the 
super- station previously mentioned. The report of the 


. directorg of this company refers to the agreements con- 


cluded with other supply companies in the vicinity of Paris, 
and also admite а decline in the production, as compared 
with the previous year, owing to the same reasons as apply 
to the Compagnie Parisienne. Ав the underteking is only 
in an initial stage of development, it is yet too early 


. for sufficient profits to be obtained to permit of any distri- 
: bution among the shareholders. The company is not under 


the control of the Municipal Council of Paris, whose share 
in the gross receipts of the Compagnie Parisienne in 1919 
increased by.1,246,000 fr. over :1918, despite the fact that 


the company's net profits decreaged by 1,817,000 fr. im the 


two years respectively. д 

WE are pleased to be able to give a 
‘description in this issue of the important 
extensions which were carried out at 
Wolverhampton Corporation Electricity Works by the 
borough electrical engineer, Mr. S. T. Allen, during the war, 
under circumstances of extreme difficulty, of which only a 
portion are known to the public. The original station, 
dating from 1895, bore abundant evidence of its develop- 
ment through successive electrical epochs, with the corres- 
ponding changes in technique; without interrupting the 
supply, it has been rejuvenated and transformed into a 
modern installation in conformity with the latest practice, 
working on very economical lines, the reduction in fuel 
consumed representing a saving of over £20,000 during 
the year. Moreover, the large extensions have been carried 
out at a cost of only £16 а kilowatt, The undertaking 
is, therefore, in a relatively favourable position, and as 
it will form an important factor in the scheme for the 
North-West Midland electricity supply district, which is 
now under cansideration, its future is assured, 

Yesterday the Electricity Committee paid & formal visit | 
to the power station, tq inspect the extensions, which have 
paw been completed, | | 


Wolverhampton i 
Extensions. 
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AMONGST the many extensions of electricity works that took 
place during: the War, those which were carried out by the 
Wolverhampton Corporation Electricity Department are of 
exceptional interest, because they involved a drastic recon- 
struction of the buildings, the substitution of new boilers 
and. generating sets for the plant previously installed, 
and the complete reorganisation of the whole installation 
without interruption of the supply. At the same 
time, the system of generation was changed from low- 
pressure р.с. and ‘high-pressure А.С. to alternating current 
alone, transformed down for the: consumers in the outer 
areas and converted to D.C. for the original network and the 
tramways. Ву the courtesy of Mr. S. T. Allen, M. I. E. E., 
who was appointed borough electrical engineer.and manager 
in 1913, we recently enjoyed the privilege of visiting the 
electricity works and obtaining particulars and photographs 
of the equipment, which are embodied in the following 
article. xdg 

In 1914 the plant installed had a total output capacity 
of 7,200 KW., partly three-phase and partly direct-current ; 
the total capital expended on the undertaking was £287,972, 


A ` WOLVERHAMPTON: ELECTRICITY WORKS EXTENSIONS. 


turbo-alternator had already been installed by Mr. Allen 
оп а space which was fortunately available at the extreme 
end of the existing station, and an order had been placed 
for a 5,000-KW. set. : 

It wil be noticed in figs. 1 and 2 that the roof st one 
end of the station—over. the smaller generating sets—is 
lower than in the main. building, and that a travelling 
crane runs on а correspondingly lower track; the original 
roof of the whole of the engine room was at this height, 
and the crane track ran from end to end at the level 
indicated in the illustrations. It was necessary, in order 
to accommodate the new generating sets, to raise the walls, 
provide a new crane gantry, and construct a new roof with- 
out interfering with the running of the plaut then installed, 
and this was successfully. accomplished; the old roof, 
which was a wooden structure, and therefore a constant 
source of danger from fire, was afterwards removed, a steel- 
framed roof having been erected over the smaller turbo 
sets. The switchboards, which formerly stood on the floor 
along the right-hand wall shown in fig. 1, were 
simultaneously removed, and the  D.c. board was 


FIG. 1.—INTERIOR OF TURBINE Room. 


and the total connections amounted to 11,849 KW., including 
motors of 8,764 H.P. Supply was given to consumers at 
220 and 440 volts D.c. and 230 and 400 volts a.c.. In 
addition to a number of high-sp ed reciprocating-engine D.c. 
кё, there were two Willans-E.C С, turbo-alternators of 
1,000 kw. each, and one of 2,000 kw. The boilers in the 
old boiler-house were of three types—Economic, Lancashire, 
and Babcock & Wilcox, working at 160 lb. per sq. in., 
with chimney and induced draught. Condensing water was 
derived, as at present, from the adjoining canal, which also 
served for the transport of coal. Before the outbreak of 
war plans had been prepared for the reconstruction of the 
power station and extension of the plant, which had actually 
been commenced. The rapid increase in the demand for 
power due to the war rendered an immediate addition to 
the plant a matter of urgency. A Willans-Siemens 4,000-Kw. 


re-erected in an annexe to the engine-room, together with 
entirely new switchgear for the a.c. plant. The erection 
of the new generating sets was then put in hand, and in 
the meantime a new boiler house and cooling towers were 
built. What all this meant to the chief engineer (who 
was responsible for the whole of the designs in addition to 
the execution of the work, no consulting engineer being 
employed) can be better imagined than described. Mr. 
Allen pays a tribute to Mr. E. Forder, the station superin- 
tendent, and the various officials who so nearly discovered per- 
petual motion in themselves during this trying period. The 
increase in the height of the station buildings necessitated 
the erection of new wa!ls outside the old ones, the prepara- 
tion of new foundations underneath the footings of the 
existing walls and columns, and the. heigbtening ef. the 
columns to carry the new crane gantry and the upper walls 
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and roof. The new columns, of reinforced concrete, were 
tied into the existing columns, and the completed structure 
formed a very satisfactory building, with ample strength to 
met all requirements. A special feature of the design is 
the provision of abundant side lighting from the windows 
above the crane gantry, in addition to the lighting from the 
1oof, good lighting being in the opinion of the engineer a 
niost important fa: tor in the efficient maintenance of the plant. 


zh. rmn 


— 
з . 
> S 
— - nm 
47. з — 
= e — — 
` M Е ` "T ~ зү W ч 
. ә K. . , { 
. күз - "=. А 
au я. vt yt? 7 
~ = 
a 


‘ Б ! 
$ ; 1 


Fig. 2.—ANOTHER VIEW. OF THE TURBINE Room.. 


А -noteworthy feature of the generating plant is the total 
absence of a basement. It is a cardinal feature of Mr. 
Allen’s pol.cy to have every item of the plant fully 
exposed to view and completely accessible’; the ‘generating 
sets are therefore mounted on high foundation: blocks, and 
the auriliary plant—condensers, pumps, and air filters 
stands in thé open on a lower floor (fig. 3), 
where it is readily handled by the crane 
and is constantly under observation. No 
perceptible vibration results fiom the use 
of the high pedestals; tests have been 
applied to every part of the building 
which prove this statement. 

The installed capacity of the plant is 
now 23,500 Kw.—tbree times the prc- 
war value; the total connections this 
year amount to 21,881 Kw., including 
motors of 18,975 m P., and a tramway 
load of 750 Kw. The generators operate 
at 6,000 volts, 50 cycles, three-phase, 
and the supply is given on the four- 
wire system at 250 and 400 volts, part 
being converted ‘as mentioned above to 
D.C. for the old network and the tram- 
ways.. | 
‚ае large generating sets comprise 
two Willans-Siemens and one British 
Thomson-Houston turbo - alternators, of 
5,000 Kw. each, running at 3,000 R. . u. 
The condensing’ plant for the former sets 
was made by Messrs. Willans & Robinson, 
Ltd.; the third condenser. уаз: supplied. 
by Mebers. W: H. Allen, Son & Co., Ltd., 
but in ‘each case the Jose-Müller patent 
air-extrucu.n plant, mauufa;tured by .Mesers. Willans 
and Robins, Ltd. was installed, operated оп the 
“shunt” system. A description of, this system was given 
iù the ELEóTRiCAL REVIEW of September 26th; 1913; 
the air is extracted by un ejector through which a 
portion bf the dircilat ng water is passe d. while the con- 
den&áte is 1en, ved by а parate centrifugal pump fr in the 
botpbin of thd condeüser. This sys- em. has proved highly 
eatibfactory. ''The ‘cond nsate is puinped up to Lea ‘recorders, 
whiticd’it gravitates to the hot well. The temperatures of 
the'stedth catering and leaving the turbines, of, the cpn- 


densate, &c., are measured with the Cambridge Scientific 
Instrument Co.'8 apparatus with indicators on switchboard. 
The wet-air filters were supplied, one by Messrs. Heenan and 
Froude and two by Messers. Grice, and are situated 
close to the foundations of the generating sets; 
channels ‘are provided in the concrete p.destale, through 
which the heated air is cariied away, being led into 
the hoilér-house by sheet iron trunks. The travelling 
^ ` :"" ' crane was supplied by Messrs. Herbert 
Morris, Ltd., Loughborough. ка 
Turniog now to the steam - raising 
‘plant, we find that this also was com- 
еу reorganised and eatended 
uring the war. Тһе boiler-house 
extension was built of reinforced con- 
crete filled in with brick, and was 
so designed that the firing floor was 
13 ft. above the ground level, so that 
here again there was no basement. The 
Lancashire and Economic boilers were 
removed; 4 Stirling boilers were fixed in 
thei: place, and a farther five new Stirling 
boilers were installed, each rated at 
40,000 lb. per hour (fig. 6). These were 
fitted with Underfeed stekers, and provided 
with both forced and iuduved draught, 
the whole making an extremely happy 
combination, fo: daring the war the sup- 
ply of. fuel was of the moat diversified 
character, to say the least, yet it was 
always possible to adjust the conditions 

` во` ag to secure most economical 
results. Amongst the varieties of 
fuel dealt with have been Durham 
gas coal, anthracite, and coke- oven 
refuse wholly different in characteristics, calorific value, 
and ash content, and liable to follow one another in 
any order without warning—yet with the balanced draught 
and the “ А” type stoker of the Underfeed Stoker Co., 
Ltd., Mr. Allen has been able to bun anything that bas 
come along, and absolutely without the production of smoke. 


FId. 3.—CoNDESNs.us AND AUXILIARY PLANT. 


"The furnaces are of the Dut;h-oven " type, combnstion 
being practically completed iu the pnj.cting furuace 
before tue hot guses enter the boiler setting uud come into 
contact with the tulas. This is tbe secret of sui kehas 
combustion, aud is iu cxact aoc rdance with the principles 
which we'continuously picsecd. upon our readers’ aucti a 
15 to 20 years agu, when water-tube boileis were c miug 
into general. use with furnaces which cou'd only be descr ibe-t 
as coot-producers, ; The combination of induced. craught 
and forced draught enables ihe conditions of combustion w 
be regulated to u nicety ; the air is diawn from a partly 


184 THE ELECTRICAL REVIEW. 


open chamber into which the hot air from the turbines is 
discharged, so that the fans, while propelling all the hot 
air into the furnaces, are free to draw additional air from 
the stokehold. Thanks to the high degree of conservation 
of heat in the engine-room and boiler-honse, it is actually 
on record that during the winter artificial heat had to be 
provided in the stoke-hold, to enable the firemen to attend 
to their duties in reasonable comfort! Simmance CO, 
graphic reorders are constantly in use, showing a percentage 
generally in the neighbourhood of 14 per cent. CO, in the 
flue gases, and the coal and water are regularly analysed and 
tested in the chemical laboratory. The saving in fuel 
consumption due to the policy adopted is conservatively 
estimated at, a value of £20,000 per annum. 

The Green economisers are situated above the boilers, and 
the course of the gases is such that there is littleor no main 
horizontal flue, the gases passing upwards from each boiler: 
to the economiser, through tbe fan, and out through a short 
steel stack. The soot and dust scraped off the economiser 
tubes fall into sloping shoots, which carry them out through 
the wall of the boiler house, and enuble them to be dumped 
into trucks without any handling. Similarly the ashes fall 
from the grates into hoppers from which they are discharged 
by gravity into trucks running on the ground level. The 
trucks are bottom tipping, and are lifted off the trolleys and 
dumped into the ash hopper. ' 

The ashes are removed in the Corporation's own electric 
trucks, of which it has three of 34 tons load each, two of 
2} tons and one of 1 ton. 

Considerable savings are effected by keeping the whole 
plant above the ground level; in the case of the ashes, of 
which about 25,000 tons are produced per year, the extra 
handling necessary if they were discharged into а basement 
would cost approximately £7,000 а year. It would also be 
necessary to pump out water accumulating from seepage 
into the basement. The greater facilities for inspection and 
supervision when the plant is above ground materially 
reduce the cost of maintenance. 

The Corporation has its own wharves and a fleet, of barges, 
from which the coal ів. lifted*by grabs and§conveyed by a 
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Fic. 4.—INTERIOR ОЕ SwiTOH ROOM. 


low-level telpher system to a hopper, whence it is carried 
up over the bunkers by a high-level telpher, a complete 
duplicate system being provided, so that there is no risk of 
stoppage of supply due to a breakdown. There is also 
а coal-storage yard on the other side of the canal, adjoining 
the railway, and it is intended ultimately to extend the 
low-level telpher to this yard. 

The bunkers over the boiler-house are capable of holding 
about a fortnight’s supply of fuel, in addition to some eight 
weeks’ supply stored in the coal yard. The coal is gauged 
to the stoker hoppers—where the fuel, as here, is con- 
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tinually changing, it is useless to weigh it out. The coal 
is, however, weighed by the colliery company and the canal 
ed by the tare of the barges, which 


company, and is chec 
are practically calibrated for this purpose. 


Condensing water for a load of 5,000 Kw. is obtained 
from the canal through grids and two revolving screens, one 
by Messrs. Waller, of Stroud, and the other of the Brackett 
type. The main cooling, however, has to be done with 


cooling towers, of which there are five—namely, one Daven- 
port, two Premier, and two Film (fig.7). А duplicate system 


Бо Rew* 


Fig. 5. SUR-STATION AT POWER H/ USE. 
of suction and discharge is provided for the condensers, the 
former consisting of an open trench under the floor of the 
engine-room, while the discharge is effected through pi 
The make-up water is derived from the town mains, жир 
softened bv a Royle pressure purifier. 

There are five turbine-driven feed pumps—three by Messrs. 
Weir & Co., one by the British Thomson-Houston Co., and 
one by the Rees Roturbo Manufacturing Co.—and four 
electrically-driven Rees 
Roturbo pumps. ‘rhe 
Weir pumps are rated 
at 28,000 lb. per hour, 
and the exhaust steam 
is used to heat the feed 
water. The circulating 
pumps were made by the 
Rees Roturbo Mfy. Co., 
Ltd., and Messrs. Mather 
and Platt, Ltd., and are 
electrically driven. 

When the station was 
reconstructed, the ex iei- 
ing cubicle high-pres- 
sure switchgear wus 
scrapped and the debt 
paid off, Reyrolle iron- 
clad switchgear being 
substituted; the old р.с. 
switchboard was modern- 
ised, and both sets were 
installed in an annexe, 
from which the whole 
station із controlled. 
Illuminated signals are 
provided in the turbine- 
room, and a hooter for 
calling the attention of 
the drivers ; each order is acknowledged by the driver, by 
means of a hooter. 

We give a view of the interior of the switch-room, fig. 4, 
showing the a.c. switchboard on the left, the switches them- 
selves being on the other side of the wall. The PD.. bus- 
bars have been separated, one pole being placed overhead 
and the other under the floor, with great advantage to the 
personnel. An adjoining sub-station, shown in fig. 5, is 
controlled from this switch-room ; the sub-station contains 
converter apd booster plant, having a total capacity of 
4,150 Kw. . There is a basement under this sub-station, 
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and by mounting the transformers half-way between the 
two floors, a useful cooling current of air is maintained 
round them. | 

A large Chloride battery, capable of giving 5,000 amperes 
for an hour, - is kept floating on the D.C. mains, and serves 
as a reliable stand-by for the auxiliaries. It is used to help 
to deal with the peak load in winter, and has often proved of 
great value in emergency, being capable of giving 10,000 
amperes at 500 volts for a short time. 

There are 22 transformer sub-statione, equipped with 
Berry, Brush, and Ferranti transformers. and switchgear 
by Messrs. Reyrolle, Ltd., and Messrs. Ferguson, Pailin, 
Ltd. There are also five rotary converter sub-stations, and 
three balanciog sub-stations. А 500-K w. steam turbo- 
alternator is installed in a destructor at the other end of the 
town, steam being paid for at so much per unit, and a second 
. Bet is on order. 

The mains are of th: paper-insulated lead-sheathed type, 
soma laid direct and sme on the solid system; the feeders 
are drawn into Sykes ducts for the most part. The heavy 
feeders are protected on the split-conductor system. 

The Corporation possesses full powers for wiring, &c., 
aud has a large installation department, which has proved 
a great help to the undertaking -and incidentally to the 
contractors, with whom the department's relations are very. 
satisfactory. The fact that in а few years the number of 
local wiring contractora bas increased from four to 20 
shows that there is no question of their existence being 
threatened by the municipal business, which bands on, to 
them а great deal of work, charging only а small com- 
mission on the contract price, to cover the cost of specifica- 
tion and inspection. Some 100 consumers are at present 
awaiting connection, which is delayed by the shortage of 
cable. The heating and cooking load is developing faster 
than it can be dealt with —faster than the power load. 


The annua) output before the war was 13 million units ; 


the highest figure reached. during the war was 34 millions, 
but last year it was down to 18 million units. The pre- 
war income was £55,834; in 1918-19 it amounted to 
£171,278, the highest value recorded, and the capital 
outlay during the war was increased to £581,866. "The 


Fru. 6.—THE New BOILER HOUSE. 


undertaking is fortunate in that the important extensions 
above described were carried out at a cost of only £16 
per KW. 

When Mr. Allen came into office in 1918, he realised 
that, in order to make satisfactory provision for the future, 
broad views were necessary, and his reconstruction plans 
were prepared on that basis. It was largely owing to the 
fact that these plans were all ready and in course of 
execution that the Government agreed to the continuation 
of the work of conversion, and, in fact, greatly accelerated 
it by affording special facilities. 

In conjunction witn the reconstruction of the plant, the 
undertaking had to be radically reorganised, а process in 


which Mr. Allen was greatly aided by the loyal assistance 
and administrative ability of his secretary, Mr. C. W. 
Charlesworth. The whole administration was remodelled 
to suit the new conditions ; the offices, formerly situated at 
the works, were brought to a central position in the town, 
and each department was provided with separate rooms and 
offices, with excellent results. In the same building is 
accommodated a showroom with large windows facing two 


FiG. 7. COOLING TOWERS AND CANAL. 


streets, which affords ideal opportunities for the display and 
demonstration of all kinds of electrical apparatus. Here it 
is intended to provide instruction in the use of electric 
cooking, heating, and labour-saving apparatus—an essential 
vo the complete success of electrical methods. 


During the War, the use of electricity in Wolverhampton . 


underwent а great increase ; Mr. Allen, who was on the 
Development Committee, and had plans made showing all 
the sites available for works, was instrumental in filling up 
two-thirds of them with new industries of very varied 
characteristics, including some very large undertakings. A 
phosphorus factory absorbed a load of 8,000 Kw. con- 
tinuously, and a zinc production scheme was allotted to 
Wolverhampton, but this did not mature in time. 
The position of Wolverhampton with regard to the 
national scheme of electricity supply is 
of more than ordinary interest. The 
delimitation of the North-West Midland 
area, in which it is situated, has been 
under consideration for some time, and is 
now approaching completion. А Com- 
mittee of Engineers has drawn up a scheme 
to form the basis of a joint undertekioy, 
under which Wolverhampton, besides 
taking part in the generation of elec- 
tricity, wil] be an interchange station for 
some 50,000 xw. Тһе Corporation's 
electricity department has for some 
years been amicably working jn con- 
junction with the Midland Electric 
Power Co., with which it is on the 
best of terms, as well as with other 
neighbouring undertakings, and a 
88,000-volt underground main is about to 
be laid between the Wolverhampton works 
. and the company’s power station at Ocker 
Hill; & similar main will be laid to 
Cannock, the distance in each case being 
about 8 miles. The step-up plant will 
comprise six single-phase transformers in 
two sets of three, each set being rated 
at 6,000 K.v.a. The supply will be 
controlled entirely on the 6,000-volt side. 
The trunk mains will be provided with the Merz-Beard 
pilot sheath method of protection. 

The town is in an exceptionally favourable position for 
industrial development, being conveniently situated outaide 
the congested area of the Midlands, but provided with 
‘excellent facilities for transport by railway and canal ; the 
Electricity Department maintains a progressive policy, and 
there is every prospect of a successful future before both the 
town and ite electrical undertaking. 

In conclusion, we tender our thanks to the borough elec- 
trical engineer, Mr. S. T. Allen, for the facilities which 
he kindly afforded us for the preparation of this article, 
and to his staff for their courteous assistance. 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


SUMMER MEETING AT WESTERN CENTRE. 


THE first post-war summer meeting of the Institution of 
Electrical Engineers that was recently held at the Western 
Centre was pronounced by one and all who took part in it 
to be an unqualified success. Its popularity was undoubtedly 
largely due to the wise decision to avoid in the arrange- 
mente anything in the nature of formal meetings, and 
thereby afford an opportunity of devoting the whole time to 
the development of the purely social aspecta of the meeting. 

We are enabled this week, by the courtesy of Mr. C. H. 
Wordingham, who, as usual, was noticed to be particularly 
busy with his camera, to reproduce a selection of snapshots 
taken in South Wales and Monmouthshire during the visit. 

Everything favoured the event ; on the whole the weather 
was good, and the fresh breeze on the charabanc drives 
and steamer trip was worth much to those city dwellers 


who took part. Pessimists there were who foresaw no happy 
issue, but well-thought-out organisation carried the project 


MIGH-VOLTAGE D.C. RAILWAYS. 


THE unqualified success that has attended the operation of 
high-voltage D.c. railways in the U.S.A. is attracting much 
attention all the world over. The success of thé higher р.с. 
trolley voltages is due to a large extent to its logical develop- 
ment from existing well-tried 600-volt equipment. The first 
1,200-volt car equipment used two 600-volt motors in series, 
followed later by straight 1,200-volt motors. From this point 
it was only a short step to 1,200/2,400 and 1,500/3,000-volt 
motors for stcam road electrification. Even less difficulty was 
encountered in building sub-station equipment for the higher 
pressures. Synchronous converters are operating at 1,500 
volts on 25 cycles with the same success as 600-volt machines, 
while 2,400- and 3,000-volt motor generators are giving un- 
questioned reliability under severe service conditions. А re- 
vised table in the General Electric Review contains interesting 
information on additional equipment and new D.c. railroads. 
Notable additions include the Othello-Seattle Tacoma division 


of the Chicago, Milwaukee, and St. Paul R.R., with 217 miles 
which has been electrified on the 3,000-volt D.c. system; the 
Hershey Cuban Railway in Cuba, at 1,200 volts; and the Salt 
Lake, Garfield & Western Railway, at 1,500 volts. The num- 
ber of high-voltage D.c. lines in the U.S.A. and Canada totals 
45, of which 32 operate at 1,200 volts; 9 at 1,500 volts; two at 
2,400 volts; and two at 3,000 volts. In 90 cases catenary 


overhead suspension is used; in six catenary trolley; in nine 
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through almost without a hitch. Some there were who 
found fault with the smallness of the number of participants, 
but a large party is apt to become unwieldy. 

With a group of moderate dimensions there is more 
sociability and comfort, and opportunity is afforded for all 
its members to become acquainted; friendships formed 
in such circumstances are of the best, and most lasting. 

Functions of this kind play an important part in the 
life of young engineers, and, indeed, in the life of all 
engineers. I hey provide an opening for the younger men 
to come into contact on a plane of social equality with their 
seniors, which is not possible in their everyday course of 
work. Moreover, they enable informal exchange of opinion 
on current topics of the day to be made in a way that should 
be of the greatest possible benefit to all concerned. 

In conclusion, it only remains once more to congratulate 
all those who were concerned in planning and carrying out 
the arrangements. Much time and unobtrusive hard work 
was spent in ensuring the success of the outing, the reward 
for which was the complete success with which the efforts 
of those responsible were crowned. 


direct suspension; in three catenary double trolley; in two 
direct suspension and double trolley; and one each of the 
folowing: Catenary and direct suspension; third rail over- 
running direct suspension; third rai over-running catenary; 
third rail and catenary; and one eleven-point catenary trolley. 
The transmission line pressures vary trom 2,000 to 100,000 
volts; in 23 cases 3-phase, 60 cycle energy is transmitted; 
in 12 cases 3-phase, 25 cycles; in two 3-phase, 30 cycles; in one 
3-phase, 50 cycles; in one 2-phase, 60 cycles; and four eystems 
have no transmission lines. In five cases high-pressure D.C. 
has superseded high-pressure single-phase; in nine b.. 600- 
volt; in 11 steam; and 2 of the lines are new. In addition 
to the above there are five other D.C. high-pressure railways, 
one each in Chile, Cuba, Japan, China, and Australia. . In 
each of the latter cases steam operation has been superseded- 
and catenary overhead equipment is used. Three systems 
operate at 1,200 volts: one at 1,500, and one at 2,400 volts. 
The transmission pressure varies from 2,300 to 33,000 volts, 
being in three cases 3-phase, 60 cycles, and in the other 
two 3-phase, 25 cycles. Finally, а recent report on South 
African railway electrification was in favour of the D.o. high- 
pressure system, and the French Commission on railway 
electrification in France does not hesitate to formally con- 
clude in favour of the adoption of this system,“ it being 
considered to be ‘‘the only system suitable for the electrifj- 
cation of heavy traffic lines.” - 
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SIMPLIFIED SUB-STATIONS. - 


IN our report of the recent I.M.E.A. Convention, in the dis- 
cussion on Gillin’s paper, we mentioned that Mr. F. W. 

7 МІЕ.Е., engineer and manager of the West Ham 
Electricity поре ens gave particulars of sub-stations of 
rather darin n which, he found, had been in use at 
West Ham for ues elve years, and had given every satisfaction. 
Mr. Purse has kindly furnished us with drawings of some of 
these eub-stations, which are reproduced herewith. As he 
stated at Bradford, no brickwork was used round the trans- 
formers, which had been housed under corrugated iron or 
concrete roofs in the open air; the switchgear only was enclosed 
in a chamber. The transformers could be rolled out clear of 
the shelters for inspection. 
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At West Ham it had T" found the best OS to put the 
B. H. T. switchgear on one wall of the sub-station,: without 
stone and iron frame cubicles. Isolating switches, current 
transformers, and oil switches, are kept in stock, and at com- 


paratively short notice can be installed in large or small sub- 


stations to meet any likely immediate requirements; the whole 
gear is protected by a screen with sliding: panels. In 
carrying out this work the cost of a few spare isolating 
ewitches is negligible, and the space occupied for the ваше 
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number of ways is less than with the cubicles. The standard 
height of a switch-chamber at West am is 10 ft., and for 
a transformer chamber the eame as th e ewitch-chamber, for 
uniformity, or, say, 2 ft. above the trandformen. 

The accompanying | illustrations show eub-stations for dif- 
ferent capacities which are actually in use on consumers’ 
works. ‘That shown in fig. 1 was erected last year (1919) 
at а cost of £150, and includes a chamber for low-tension gear 
in which the consumers’ meters, main switch, &c., are 
installed. Transformer capacity of 200 kw. could be easily 
installed. in the existing transformer chamber, and in the 
vent of extra transformers being required a similar trans- 
рше. Eu could be erécted at the other end of the 

tion. 


Fig. 2 shows a sub-station suitable for four 950-k.v.4. 
transformers; the E. H.. switchgear chamber and the con- 
sumers' switch chamber, to save floor space, are placed 
together over the transformer chamber. Duplicate E. H. P. 
service cables are brought into the E. H. r. chamber, one of 
which only is switched in at one time. The transformers 
are connected through oil switches, &c., to the bus-bars. 
The L.T. switch-chaniber is used by consumer as a dis- 


= tribution chamber, several large-sized underground cables 


being brought into it by consumers to L.T. feeder-switches. 

The meters are also installed in this chamber. The question 

ct Increasing the capacity of the chamber 50 per cent. has 
y been under consideration. 

Eu 3 shows an E.H.T. switch-chamber and transformer- 
chamber for supplying two rotary converters of 300-K.v.A. 
each installed in the engine room, against which the eub- 
station ів placed ae a lean-to. Неге the metering is done on 
the E.H.T. side of the transformers, these transformers being 
placed in the E. H. r. switch-chamber which is installed in the 
engine room adjoining. Two oil switches are installed in n 
switch-chamber (one for each pair of transformers), the 
operating handles of these ewitches being on the consumer's 
side of the chamber, inside the engine room. 


. Fie. д. 


Fig. 4' shows & N e the general arrangement 
of в.н.т. switchgear. А fixing, all bare copper i$ taped 
with Empire tape. The arrangement shown is compera- 
tively cheap, safe, and easily SAP a Inconvenience has 
been experienced in some cases by the cracking of laung 
switch insulators, and several reasons have been suggested 


as the cause. These porcelain insulators have now been 
superseded by ''Siluminite ” ones, which have eo far proved 
quite satisfactory. 


Electrical Illuminations.— On the occasion of an open- 
air fancy dress ball in aid of the St. Dunstan's Blinded Soldiers and 
Sailors, on Friday, July 16th, the whole of the decoration. and 
electric lighting work, including the coloured Jamp illumination 
of the band stand and grounds at the Old Bull and Bush. Hotel, at 
Hampstead Heath. was carried out by the GRAY ELECTBIO Co., of 
Denmark Street, W. O. 9. B 
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CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Single-phase Meters on Balanced Three-phase, Three-wire 
| Systems. 


The article which appeared under the above heading on 
page 741 in your issue of June llth is misleading. 

Smgle-phase meters, when used to indicate the power on 
balanced three-phase, three-wire systems, are not connected 
up in the manner indicated by the author. To do so would 
be hopeless, as the readings would be entirely fallacious. 

There are several methods, however, whereby the difficulty 
mentioned by the author, due to varying power factor, can 
be obviated. 

For example, if the three-phases be designated A, B, C, 
then the current coil of the wattineter can be connected in 
phase A with the potential coil connected from phase A to 
neutral point. Alternatively with the current coil connected 
in phase А the potential coil can be connected from phase A 
to & point midway between phases B and C. 

Another method is to use two potential transformers guit- 
ably connected, or a single-phase potential transformer can 
be used with two current transformers for feeding the current 
coll of the meter. 

All these methods have the effect that with unity power 
factor the current in the series coil of the meter is in phase 
with the voltage supplied across the terminals of the shunt 
coil of the meter. It follows, therefore, that variations of 
power factor do not impair the accuracy of the indications. 
Such а single-phase meter, of course, when used to indicate 
the power or energy of a three-phase circuit, is only accurate 
as long as the load is balanced. 'This, however, is a condition 
which rarely obtains. 

For integrating watt-hour meters, therefore, which have to 
work with a high degree of accuracy, even at low loads, the 
use of single-phase meters is not to be recommended. Pro- 
perly constructed three-phase meters, suitable for unbalanced 
load, should always be used. 

For integrating watt-hour meters, therefore, which have to 
to show the power being absorbed at the moment, a single- 
phase instrument, owing to its simplicity of connections, is 
often to be preferred. For indicating the power consumed 
by a large motor, for example, there is no objection to a 
single-phase instrument being used. 


2 TM Charles C. Garrard. 
Witton, Birmingham. 
July 19th, 1920. 


Water Power Development.“ 


In connection with the interesting article on Water-power 
Development," by Mr. L. E. Wood, A. M. I. E. E., in the 
July 16th issue of the Review, the author appears to lay stress 
upon the development of tidal powers in this country apart 
from ordinary hydro-electric schemes. Мт. Wood states that 
“apart from tidal energy, it is estimated that England pos- 
eesses 900,000 H.P. capable of development, but far greater 
possibilities depend on our ability to utilise the tidal flow of 
such rivers as we possess that meet the requirements.” 

Unfortunately, it is extremely difficult to obtain accurate 
estimates of the cost of any hydro-electric scheme at the 
present time, but I think it is generally admitted that as far 
аз this country is concerned, the prohibitive capital charges 
necessary in connection with a tidal energy scheme of any 
magnitude, rule i$ out of the question for near future de- 
velopments, unless, of course, natural storage basins exist. 

regards ordinary hydro-electric schemes, however, en- 
gineers are generally in agreement that a start should be made 
at once to develop those schemes which will prove capable of 
economic development, despite the somewhat high capital 
expenditure involved under present-day conditions. 

The author gives figures showing a saving of coal of nearly 
9,000,000 tons per annum, based on the estimated develop- 
ment of 900,000 H.P., and assuming that 9.5 lh. of coal is 
consumed in producing 1 H.P.-hour of electricity. This is 
certainly a modest estimate of the fuel to be saved, as translat- 
ing the figures into electrical energy units, a coal consumption 
of 3.35 Ib. per Kw.-hour generated is obtained, which is some- 
what better than the average in this country, with poor 
grades of coal. Assuming coal of a calorific value of 11.000 
B. TH. U. per lb., and 3.35 lb. per Kw.-hour generated, we get 
a thermal economy figure of 36.85 B. TH. U. рет watt-hour gene- 
rated, or an overall efficiency of 9.95 per cent., which is above 
the average for Great Britain. 

The statement that ''water power is many times more 
efficient than power prodnced from coal; at least 90 per cent. 
efficiency is obtained from the amount of water passing 
through the turbine, against 90 per cent. from coal," seema 
to require further details to support it. The mechanical 
efficiency of а turbine may reach 90 per cent. or over under 
favourable conditions, but a steam turbine will also show 
90 per cent. or more as regards mechanical efficiency. Even 
assuming 90 per cent. turbine efficiency and 94 per cent, 
generator efficiency, the overall efficiency of hydro-generation 


would he 84.0 per cent., eamewhat above that to be obtained 


under even favourable conditions of operation. A 90 per cent. 
efficiency from coal generation is considered a creditable figure 
to-day, and requires up-to-date plant, a high load factor, and 
skilful supervision to attain it, and it is safe to say that a 
thermal economy figure of approximately 17 B.TH.U. per KW.- 
hour generated, is an ideal to aim at in large etations with 
the present-day classes of coal. 

Mr. Wood's article draws attention to a most important 
subject as the production of cheap power will largely depend 
upon the efforts of electrical power engineers, 


L. Marshall Jockel. 
Glasgow. 
July 18th, 1920. 


A Trade-Price Code. 


Why do not advertisers state the net trade prices of small 
standard electrical apparatus and accessories, also of goods 
in your For Sale" columns? Is it because it would be 
undesirable for the general public to know the trade price ? 
If so, could not this be overcome by the ELECTRICAL REVIEw 
adopting an advertising code such as XO=10 per cent., Y5— 
25 per cent., and so on? Trade buyers could then write you 
for this code, and would know at sight the price of the article 
advertised. Some firms may not desire their prices to become 
generally known by their competitors, in which case they 
could have their own aue D code. They may rest 
assured, however, that competitors do get to know each other's 
prices. After all, it is largely price that determines & pur- 
chase, and I think such а code would save considerable time 
and money in these days of changing prices and high postal 


charges. 
B. W. Gothard, 
Electrical Engineer. 
Aldershot Gas, Water & District Lighting Co. 
July 90th, 1920. і 


The Award of the National Joint Board. 


Re Worcester in your issue of July 16th. It seems a pity 
that the Electricity Committee have nothing better to do 
with the town's money than to sink it m superfluous plant 
at the electricity works. lf they have more plant than they 
consider necessary to deal with their maximum load, why 
not raise money on some of it? ‘They might then be in a 
position to pay their oflicials the just and proper staff awards. 


True Economy. 
July 90th, 1920. 


— — — — 


With reference to your editorial remarks re Joint Boards 
in your issue of July 16th, and the statement under Lighting 
and Power Notes, regarding Worcester, I should deem it a 
favour if you will allow me a few lines to state the case from 
the point of view of a staff engineer. 

I may state that I know no one at Worcester, and have no 
personal interest in the case. The committee resolved not 
to accept the findings of the Board." This may have been 
after consultation with, and with the approval of, the Wor- 
cester station staff, in which case my remarks may be super- 
fluous. On the other hand, it may not have been. In any 
case the decision of the Worcester Committee is unconstitu- 
tional, and is likely to have a bad effect throughout the 
country. They were, I presume, represented on the employers’ 
side of the Joint Board, and their representatives agreed to 
" kilowatt capacity ° as a basis of the schedule. y their 
decision they are discrediting their representatives, and placing 
themselves in the same position that the moulders occupie 
in their recent unfortunate strike, although I do not expect 
that this point of view has occurred to the Worcester T.C. 
In апу case their proper course of action was obvious. If 
they considered that the schedule was unfair to them on 
account of special conditions in their undertaking, they could 
have paid the scheduled salaries under protest, submitted the 
matter to the first meeting of the District Joint Board, and 
waited patiently for its decision as so ару etaff engineers are 
doing throughout the country. Had they even paid the 
increases which they considered fair, and left the matter over 
to the District Joint Board for revision, their action. would 
not have occasioned comment, but the resolve not to accept 
the findings of the Board ” is openly asking for trouble. Even 
if we admit the argument of the Worcester Committee that 
plant capacity would be an unfair basis in their case, I 
should like to point out that there are many stations through- 
out the country operating with insufficient plant capacity in 
relation to their maximum load, and taking the argument as 
sound, it would be up to the staff engineers 1n all these stations 
to ask for salaries in excess of the schedule, on the ground 
that their plant capacity was insufficient to provide adequate 
stand-by for their maximum load. Doubtless the Joint Board 
considered the relative merits of maximum load" and 
„plant capacity " as a basis for the schedule, and having 
arrived at a decision, it is the dutv of all concerned to honour 
that decision. In anv community citizens who fail to carrv out 
laws framed by their representatives have to be brought to 
their senses bv the legal authorities of the community. 

The Worcester Committee doubtlesa congratulate themselves 
on having saved their borough a few pounds per annum, and 
no doubt consider that they have given a lesson to an upstart. 
association, Nothing could be further fram the facte of the 
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case. Their resolve wil have a more disastrous and far- 
reaching effect. 
associations to local and unconstitutional action, and drive 
them back to the old policy of get what you can instead 
of get what is right." 

The Electrical Power Engineers' Association has in а few 
years grown to be an association of considerable influence, 
and is beginning to be felt as а power in the land. It has 
always been noted for its ability to look at & dispute from 
both sides, and for its constitutional methods. It believes in 
the principle of joint conferences. It is quite ready and eager 
to submit all disputes to the District Joint Boards, and to 
accept their decisions. If the employers’ side can foster a 
similar spirit all will yet go well. The Worcester resolve has 
struck а blow at the very foundations of the Whitley Council 
edifice, which has been the work of strenuous and fair-minded 
men for years past, and if other Councils are going to follow 
its example they may eventually bring down the whole struc- 
ture, but let ine remind them that mighty structures make 
a mighty crash in their fall. and among the ruins strange 
things may happen. On that day, if we are unfortunate 
enough to see it, I trust the Worcester Committee will re- 
member that they once pulled a stone out of the foundations. 


Justitia Fiat. 
July 19th, 1920. 


— —— E — ce 


The Imperial Wireless Chain. 


I have read the article in your issue of the 16th inst. upon 
the Imperial Wireless Chain," in which you say that '' with- 
out discussing the merits of the rival schemes, we must 
express the opinion that the decision of the Marconi Co., 
owing to & personal quarrel between the managing director 
and the chairman of the Committee, to abstain from giving 
evidence before the Committee was a strategical blunder of 
the first magnitude." 

You will, I am sure, consider it fair to me to make this 
correction. There is not, and never has been, any personal 
quarrel between the chairman of the Committee and myself, 
nor have I ever had, so far as I can remember, a personal 
quarrel with anybody. The matters with which I have had 
to deal, and in which I have figured, have been on behalf 
of and in the interests of my company as managing director, 
and in no case have they been personal. 

With regard to the question of the blunder of the Marconi 
Co. refusing to give evidence before the Committee so 
long as the then chairman presided over it, have you not 
lost sight of the fact that the company had indisputable 
evidence that Sir Henry Norman had been in the habit of 
communicating with a German competitor of this company, 
and promising to give him information with respect to the 
Marconi Co., and its technical knowledge, which would have 
been of great value to that German competitor? 

In such circumstances, independently of other reasons, is 
it to be conceived that the Marconi Co. could appear before 
this same person as chairman of the Committee, and give 
to him very confidential information of a nature which would 
he of great assistance to a German or other competitor, and 
to the prejudice of the Marconi Co.? 


Marconi's Wireless Telegraph Co., Ltd., 


GopFREY C. Isaacs, 


London, W. C. Managing Director. 


July Ast, 1920. 


“ We Must Export to Live.“ 


It is well that in your issue of July 16th you draw attention 
to what you call the export vision." There can be no 
two opinions about the vital importance of insisting on the 
merits of British goods, and now, whilst the home markets 
are busy, 18 the time for propaganda work. E 

Our own company is fully alive to its importance. Our 
Mr. E. P. Bennett, whose informative articles in the ELEC- 
TRICAL REVIEW on continental opportunities have been of great 
value to the trade, has just returned from another of his 
tours, this time in the Scandinavian countries, and is now 
starting again for southern Europe. There have also been 
extended journeys in France, Belgium, and Holland. These 
are propaganda journeys; the immediate business results aro 
not part of our calculations, gratifying though these may be. 
On his return Mr. Bennett will be pleased to give any in- 
formation to manufacturers interested, either on general con- 
ditions or business possibilities. 

Our reason for writing is to encourage others, and to add 
a little weight to your appeal to British manufacturers to 
spend all they can on building up an export goodwill for 
British electrical goods. It was by this "export vision” 
that our country built up what success it had in the past, and 
it is by this same that our country's future will be made 
secure. 

The live trader owes a debt of gratitude to the Review for 
во constantly '' rubbing in“ this vital truth. 


R. W. Hayman, 
Manager Export Department, Simplex Conduits, Ltd, 
Birmingham, July 22nd, 1920. 


[Several sid ere unavoidably held over to our next issue, | 
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STEALING ELECTRICITY BY SAFETY PIN. 


FREDERICK RODERICK, а Barrow shipyard clerk, was fined 208. 
and ordered to pay £1 8s. for advocate's fee, by Barrow magie- 
trates on Friday last, for stealing electricity. Mr. Hanning, 
solicitor, prosecuted on behalf of the Isle of Walney Estates 
Company, which owns the bulk of the houses at Vickerstown, 
Walney Island, and he explained that the defendant was a 
tenant of one of the company’s houses in King Alfred Street. 
The company paid the Barrow Corporation for the electricity 
supplied to the houses at Vickerstown, and then eold it again 
to the tenants, who were supplied by prepayment meter. On 
Mr. Kay and a Barrow Corporation meter inspector visiting 
the defendant's house on July lst they found an ordinary 
safety pi nconnecting the wires just above the meter, with 
the result that current was being used without having passed 
through the meter. The defendant wrote a letter to the 
Barrow borough electrical engineer saying that he did not 
know that the current was not passing through the meter. 
Mr. David Kay, manager to the Estates Company, said that in 
this particular street there had been a loss of electricity to the 
value of £13 10s. for 14 houses over a period of six months. 
William Allington, meter inspector, said that in December last 
he found a pin on the wires, and he told the defendant’s wife 
it was not playing the game. Defendant denied any intention 
of stealing current. He said on June 30th he had no change 
for the meter, and a man told him to connect the wires with 
а pin. He did this quite openly, and.on the following morn- 
ing the officials found it. 


T.RATHERHEAD ELECTRICITY Co. FINED. 


AT the Epsom Petty Sessions, the Leatherhead & District 
Electricity Co.. Ltd., was fined £5 and two guineas costs for 
suffering offensive fluid matter to pass into the River Mole. 


TELEPHONE RATES. 


THE Report of the Departmental Committee on Telephone Bates, 
issued recently (Ота. 804, price 9d. net). commences with a brief 
history of British tariffs, and shows that prior to the war the 
telephone service, as a whole, showed а fair margin of profit ; in 
1912-13 there was & profit (after providing for deprecistion and 
interest on capital) of £303,343; in 1913-14 there was а profit of 
£239,111, but in 1914-15 a loss of £111.018. The estimated loss for 
1919-20 was £1,950000. Administration and operating expenses 
have risen by about £3,200.000, engineering salaries and wages by 
about £2,500,000, the total for 1920-21 being estimated at 
£8,175,000, under these heads. compared with £2.472,091 in 
1918-14. Including all items, the expenditure in 1920-21 is esti- 
mated at £13,700,000 (£5,952 073 in 1918-14), and the revenue at 
£9,720,000 (£6,191,184 in 1913-14), leaving a deficit of £3,980,000 
next year. 

The allowance for depreciation in 1920-21 will be £2,810,000, 
compared with £1,471,820 in 1913-14, and the oontribution from 
revenue in respect of pension liability will be £740,000, against 
£400,000. The gradual introduction into the system of an 
increasing proportion of plant purchased at present prices, three 
times the pre-war cost, will teod to swell the deficit. 

Experience shows that there is no net reduction in oosts as 
development proceeds. Economies due to the increasing density 
of service are neutralised by the increased complexity and сові 
of the exchange plant and of the operating arrangements required 
to give a large number of subscribers intercommunication. The 
equipment of a small exchange is relatively cheap, but the cost 
per line for " multiple" exchanges is nearly twice as much in a 
single-exchange area, and where several exchanges with junction 
lines are required the cost per line of the exchange equipment 
varies as follows: 

Subscribers ... 200 1,000 ' 5,000 10 000 
Cost per line £8 13:2 14'6 | 17 


At the same time, an operator who can deal with 147 lines in a 
single exchange can only cope with 72 in а large multi-exchange 
area, The advantage gained by the individual subecriber from 
the development of the system lies, not in a reduction of his 
subscription, but in the increased number of persons he can 
communicate with. 

Hitherto telephone tariffs have favoured the large user at the 
expense of the small user. The cost of operating a given number 
of oslls on a busy line is usually greater than that of operating 
the same number of calls distributed amongst a group of small - 
users owing to the number of engaged calle. Increased traffic 
means increased costa both for plant and operators, but on the fiat 
or unlimited service rate it brings no additional revenue, while 
the flat rate is а direct inducement to the subecriber to overload his 
line ; some one-line subscribers are making calls at the rate of over ` 
10,000 а year, whereas the maximum capacity of а line, if ita 
efficiency for inward as well as outward calls is to be unimpaired, ` 
is not more than 5,000 each way, 

The Committee recommends that the fiat rate be entirely 
abolished (there are at present about 91,000 lines in London, and 
90,000 in the Provinces rented at unlimited service” rates) ; that 
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the measured service rates, which also favour the large user, 
should likewise be abolished, and that the message rate (a fixed 
annual charge and а uniform charge per effective local call), which 
places the large and small user on precisely the same footing, be 
adopted as the general tariff. A preferential rate to residential 
subscribers is not warranted by the cost of supplying the service, 
but the minimum charge for calls, whether made or not, should be 
discontinued. 

A careful study has been made of the detailed elements of plant, 
operating, accounting, and administrative costa. The excess of 
present over pre-war costs for the plant of a local system is 204 
per cent., of a trunk system 114 per cent. over all. The annual 
charges on the plant have risen by, for interest, 374 per oent. 
(local), 209 per cent. (trunk); for depreciation, 204 per oent. 
(local), 114 per cent. (trunk), and for maintenance 124 per cent. 
in both cases. 

Assuming that prices will remain constant for, say, five years 
(though it is hoped that by that time they will be much lower), it 
is estimated that for the years 1920 to 1924 inclusive, the іа! 
expenditure on renewals and new plant will be £28,160,000 (local), 
£7,455,200 (trunk). These figures have been compounded with the 
coat and volume of pre-war plant expected to remain in use to the 
end of the pericd, for the assessment of the annual charges. The 
results are as follows :— 


‚ London. Provinces. 
Annual cost per line 20s £7'5 £823 
Total cost per message ... ish 1˙65d. 1°38d. 


The adoption of a uniform message fee enables a marked 
economy to be effected in recording calla by the adoption of elec- 
trical registration, a point of increasing importance, especially in 
view of the development of the automatic exchange system. The 
Committee, therefore, recommends a uniform message fee of 14d., 
the provincial subscriber receiving a compensating reduction in his 
annual rental, namely :—London, £8 10s. ; Birmingham, Glasgow, 
Liverpool, Manchester, £8 ; elaewhere, £7 108, For trunk calls a 
sliding scale in multiples of 14d. is proposed, according to distance, 
tending towards a final value of 1s. per 50 miles. 


It is recommended that in future the London area shall comprise 
exchanges within a circle of 10 miles radius from Oxford Circus ; 
as a result, Provincial rates become applicable to over 6,000 snb- 
scribers at present paying London rates. | 

Numerous anomalies exist in the trunk system, and it is proposed 
in future to adopt a uniform mileage scale, a special system of 
charging, however, being devised for the London area, and the 
other cities above-named, The separate trunk accounta will bs 
discontinued. 

In order to diminish the number of " engaged calls, due to the 
overloading of lines, which at present cost more than £1,000,0€ O 
рег annum, the Committee recommends that the P.M.G. should 
take power to refuse service,to any subscriber who declines to rent 
a sufficient number of circuits to receive at least four-fifths of his 
incoming calls without delay. Additional lines are offered at a 
rental £1 leas than the first. 

A uniform charge for extra mileage beyond the present specified 
distances is recommended. 

With regard to party lines, these offer no advantage for short 
distances, but above one mile radius a two-party line will be 
offered. Farmers’ lines will be continued, up to 12 subscribers per 
line at £4 each, for unlimited local service. Extension instru- 
ments, private branch exchanges, private wires, public call offices, 
and various other matters are also dealt with in the report. 
Quarterly settlement of accounta is recommended, though it 
involves a loes of revenue of £3,500,000 in the transition year, less 
£900,000 for additional deposits, the rental being paid in advance 
and the message fees in arrear. | 

If the new tariff is introduced towards the end of 1920-21, it is 
estimated that in the three following years profit balanoes of 
£800,000, £600,000, and £200,000 respectively will accrue; in 
1924-25 there will be a loss of £500,000, due to the increasing 
proportion of post-war plant in use, to meet which it is proposed to 
make a percentage addition to the ‘subscribers’ accounts, sufficient 
to keep the service on а remunerative basis. 

Appendices give numerous statistics and data relating to the 
British and foreign telephone services. 


BUSINESS NOTES. 


.Baukruptcy Proceedlngs.— THOMAS, B. E., electrical 
engineer, 12, Castle Meadow, Norwich. — Receiving order made 
July 19th, on creditor's petition. First meeting, July 31st ; publio 
examination, September 13th ; both at Norwich. 


‘JAGGER, JOHNSON, electrical engineer and contractor (aa J. 
Jagger & Co.), 28, Northgate, Halifax.—Adjudication order, 
July 21st. First meeting, August 5th; public examination, 
September 24th; both at Halifax. : 

A. R. MEGGETT, electrical engineer, 45, Thrumpton Lane, East 
Retford, Notta.—Receiving order, July 23rd, on debtor's own 
petition. 


Company  Liquidations. — INSULATION AND METAL 
FiTMENTS. LTD.—Meeting of oreditors, August 3rd. All have 
been, or will be, paid in full. 

‘PEABSON'S ELECTRIC MINERS LAMP Co., LTD.—Winding up 
voluntarily. Liquidator, Mr. A. E. Green, 100-104, Moorgate 
Station Chambers, Е.С. 2. 


Dissolutions of Partnership.—Parkes & O'SULLIVAN, 
electric welders and motor repairing works, &c., Union Street, 
Newport.—Messrs, W. Q. Parkes and J. O'Sullivan, have dissolved 
partnership. Mr. Parkes attends to debts. . | 


ARMATURE REPAIR Co., makers and repairers of motors and 
dynamos, Llanrwst Street, Liverpool. — Messrs. J. Copland and 
W. A. McGuire have dissolved partnership. Debts will be attended 
to by Mr. Copland, who will continue the business, 


Trade Ánnouncements.—MEssRs. THAIN &. THOMSON, 
who have recently resigned their positions with Sir W. G. Arm- 
strong, Whitworth & Co., Ltd., Elswick, Newcastle-upon-Tyne, have 
started in partnership as consulting electrical and mechanical 
engineers at Commercial Buildings, 7, Side, Newcastle-upon-Tyne, 
and wish to receive latest catalogues, price lists, Xe. Tel. 
„Central 2797," Newcastle-upon-Tyne. 


Mr. W. KEMP, previously employed in the electrical department 
of the National Shipyards, and ор the electrical staff of Thomas's 
Soap Works, Bristol, has commenced business as an electrical con- 
tractor at 7, Robertson Road, Eastville, Bristol. He wishes to 
receive manufacturers' catalogues of lighting, heating, апа cooking 
appliances. 


MR. C. B. THOMPSON, export engineer, has opened up business at 
52, Shaftesbury Avenue, London, W. 1, with a view to exporting 
machinery and plant to the Far East. He invites correspondence 
from manufacturers with regard to agencies. 
Messrs. TOFIELD & ROBINSON, LTD., of Birmingham, are opening 
` showrooms and stores, in conjunction with contracting business, 
at 17, Wells Street, Oxford Street, London, W. 1, with Mr. F. W. 
Twentyman as manager. The trade are asked to forward 
catalogues there. Telephone, Museum 7892; telegrams, " Elec- 
trocar, Phone, London," | 


Catalogues and Lists.—Mn. W. M. HaRnIs-BURLAND: 
63, Queen Victoria Street, Е.С. 4, sends us the following catalogues 
of firms for which he is the London representative :—The PABSONS 
Мотов Co., LTD., Southampton.—A collection of illustrations and 
designs showing the incorporation of Parsons engines in various 
descriptions of stationary and portable plants (34 pp.). ASHWORTH 
AND PARKER, Bury (Lancs.).—An illustrated deacription of various 
types of Parker engines for use іп a large variety of situations 
(46 pp.). Mr. Harris-Burland also represents, among other firma, 
R. A. Evans, Ltd., of Leicester, electric lift engineers. ; 

Messrs, SIMPLEX CoNDUITS, LTD., Garrison Lane, Birmingham. 
—Two illustrated booklets, comprising notes for salesmen and an 
account of how the manufacturers are helping to sell the new 
" Plexsim " electric iron. 

THE ELECTRIC LAMP’ MANUFACTURERS ASSOCIATION OF 
GREAT BRITAIN, LTD., 46, Queen Victoria Street, E.C. 4.—Booklet 
(12 pp.) entitled " My Electric Home," an illustrated description of 
an electricslly-equipped dwelling. 

THE ELECTRICAL ENGINEERING AND EQUIPMENT Co., LTD., 
Bank Buildings, 109-111, New Oxford Street, W.C. 1.— Booklet 
(16 pp.) and folder dealing with the Matthews fully automatic 
lighting plant. 

GEORGE ELLISON, Perry Bar, Birmingham.—Catalogue No. 304 
(16 pp.). An illustrated and priced descriptive list of totally- 
enclosed, self-resetting emergency and shunt-limit switches for 
cranes, lifts, &c. 

GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, EC. 4 — 
Installation Lesflet No. 2.316. illustrating and describing the 
electrification of a large aeroplane works. 

THE SUN ELECTRICAL Co., LTD., 57-59, Neal Street, Long Acre, 
W.C. 2.—An attractively-illustrated catalogue (32 pp.) of Ворсо " 
electric aigna of many types for all purposes. i 

MEsskS. JOHNSON & PoRDEs, 8, Crawford Passage, Farringdon 
Road, E.C. 1.—Leafiet dealing with the '' Elba " dry cell. 

INTERNATIONAL TIME RECORDING Co., LTD., 57, City Road, 
Finsbury, Е.С, 1.—Booklet illustrated in colour and dealing with 
automatic time and costs recorders. 

BRITISH INSULATED AND HELSBY CABLES, LTD., Prescot, 
Lancashire.—General illustrated catalogue printed in French. 


WaTson & Sons, LTD., Parker Street, Kingsway, W.C.2.— . 


“Sunic Record," No. 11, June, 1920, containing illustrated 
descriptions of sphere-gap voltmeters, notes on Coolidge tubes, the 
Sunic exposure meter, a new fluoroscopic screen, and a new 
apparatus for measuring heart dilatations. 

Messrs. Isaacson & Brown, LTD., 39, Furnival Street, London, 
Е.С. 4.—Leatiet, with prices of the Bettalite" Eaglish-made 
half-watt fitting, with bowl of pure white glass covered with opal. 

THE J.L. ELECTRIC Co., 30, Church Street, Birmingham.— 
Leatiet, illustrating the J.L. Universal Clip for fixing C. T. S. lead- 
covered and armour-sheathed cables of any size. 


Scheme Abandoned.—The Avoca (Co. Wicklow) Electro- 
lytic Copper Co, intimate that they are abandoning their scheme for 
the present, but hope to continue development work at the mines 
and take up the electrolytic project later, ^ 
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Engineering Wages, — On Sunday last, a largely- 
attended meeting of the Manchester district membars of the 
Ama ated Engineering Union in Manchester passed a resolu- 
tion in which it demauded:— That our Executive Council 
immediately call into operation a national conference in accord- 
ance witb the rules of the Amalgamated Engineering Union. We 
strongly recommend the national conference to adopt the restric- 
tion of all overtime throughout the industry, such restriction: to 
be rigidly enforced on all classes of work irrespective of whether 
it be of a productive nature or breakdowns or repairs to plant or 
maintenance or.repairs generally, except in cases involving loes of 
life or limb, districts throughout the United Kingdom to be 
instructed immediately to carry out these recommendations. 
Daily Telegraph. .— 

It is stated that the Executive of the Union has decided to 
withdraw from the Industrial Court consequent upon the Court's 
decision against the claim for a 6d. per hour advance. 

According to the Daily Herald, under the 1917 agreement wages 
were to be dealt with by the Interim Court of Arbitration, which 
was succeeded by the Industrial Court. At a conference which it 
is said is to be called by the Engineering Shipbuilding Trades’ 
Federation it will be considered whether wages shall continue to 
be settled as now, by the Industrial Court, or by direct negotiation 
"backed by the fighting forces of the Unions.“ Tom Mann, 
secretary of the A.E.U., has deprecated the taking of local action 
in some parta of the country to try to get the 6d. an hour which 
the Court refused. He said that such action, if persisted in, would 
weaken the Executive in its endeavour to obtain a national 
advance. He claimed that £6 10s. per week was the lowest 
minimum which the engineering trades should have. Their 
productivity for the good of the community was greater than ever, 
and fully entitled them to the advance.” Oertain districts are 
raising protesta and advocating the taking of a ballot on a national 
down-tools policy if the 6d. demand is not conceded. 


Olympic Trial Race at Rugby.—On the afternoon of 
July 21st, when the Olympic Cross-Country Trial race was run at 
Rugby for selecting runners to represent Great Britain at the 
O!ympic Races in Antwerp the BRITISH THOMsON-HovustTon Oo., 
LTD., lent their ground for the purpose. The course was marshalled 
by the Boy Scouts, and after the race the competitors and officials 
were entertained to tea by the B.T.H. Co. 


Lead.—In their weekly report, dated July 24th, MESSRS. 
JAMES FORSTER & Oo. state: 


The news from Australia indicates a speedy settlement of the strike a 
Broken Hill, which has now lasted over 14 months; but, whatever terms are 
settled, it is highly improbable that the future output of these mines will be 
anywhere near the pre-war level, and costs must be largely increased. . . . 
The immediate effect of a settlement may lead to any stocks held there by our 
Government and by the mineowners being shipped earlier than otherwise. 

Imports this month so far are about on a par with those of recent months, 
and are far below actual consumption. We again emphasise the fact that 
available importe for home trade for the past eight months only amount to 
about 40,000 tons, whereas the domestic trade (white, red, Bheet, and pipe 
lead), leaving out the imporiant electrical trades, is consuming at the rate of 
100,000 tons per annum, the difference so far being made up out of stock and 
dismantled war chemioal plant, which, of course, are only adventitious helps. 


Messrs. G. Cawson & Co. state :— 


The news from Australia seems more reassuring, and from all reports the 


strike seems at last to be in a fair way of settlement. Should an agreement 
eventually be arrived at, there is not likely to be any decrease in Australian 
shipments, as there is still a fair amount of old stock to come forward. The 
trade demand for all descriptions of manufactured lead seems, if anything, to 
be worse than ever. Consumers hold aloof from the market. The 
outlook for the present is very uncertain, owing to the action of speculators. 
If they continue their operations, prices may be driven still higher, although 
consumptive demand would warrant some decline. 


Eugigeering Trade Depression.—The depression in the 
engineering trade of Lincoln has become much more pronouuced of 
late, upwards of a thousand workpeople being now unemployed in 
the city. This stete of affairs is attributed mainly to the policy of 
the banks in curtailing traders’ overdra*te, Owing to the high cost 
of labour, material, and power, much more capital is needed to 
finance a given amount of output than before the war, and as things 
are the makers cannot finance the production of machinery for 
which there i8 no present sale, although they would be quite willing 
to accept the risks of the markets. The manufacture of general 
engineering work is also being retarded by the scarcity of castings. 


— Ironmonger. 


Annual Outings.—On Saturday, 17th inst., the staff of 
Ма. Harney Moss, of Bradford, had an outing to Morecambe, where 
they were entertained to dinner and tea. A toast given by Mr. A. 

Bairstow, seconded by Mr. C. T. Brown, was responded to by 
Mr. Mosse. 
The Athletic Club of MESSRS. GEO KENT, LTD, held their annual 
sports on the Chaul Kod Ground, Luton, on Saturday, July 17th. 
Mr. Walter G. Kent (president of the club) acted as referee, and 
Mrs. Kent distributed the prizes. There was dancing from 7 to 
10 p m. 
Pope's Social and Entertainment Club held their first sports on 
Saturday, July 17th, at Gunnersbury Park, Acton (by kind permis- 
: sion of Mrs. Leopold de Rothschild) The programme of events 
included over 400 entries. Mes. Pope presented the prizes, and ia 
-reply to an expression of thanks, said she hoped that the meeting 
would be an annual one. The St. Pancras Silver Band (Comrades 
of the Great War) played selections during the afternoon and in 
the evening for dancing. 

The staff and employés of ELECTRICAL INSTALLATIONS, LTD., 
held their annual outing on Saturday, July 17th. The party, 
numbering 82, went by charabancs to Brighton. At the luncheon 
the chairman proposed Suc зева to the Firm.“ 
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The Ediswan Staff Association Concert Party, under the direotion 
of Mr. F. H. Holyday, gave selections from their extensive reper- 
toire at a fete and pageant given on Saturday, July 24th, in Bruce 
Castle Park, Tottenham, in aid of funds for the extension of the 
Prince of Wales' Hospital. Both the afternoon and evening 
performances were well supported. | 


Yorkshire Electric Power Company and the Е.Р.Е.А.— 
Аба meeting of the Executive Council of the Electrical Power Engin- 
eers' Association, on July 24th, it was resolved to raise the boycott on 
the electricity undertaking of the Yorkshire Electrio Power Co. 
No. objections, therefore, will be raised to engineets accepting 
positions with the company. The Council also expressed its satis- 
faction with the decision of the company to apply the Schedule of 
Salaries to the members of the technical staff in the service of the 
company, and also with the active interest shown by the engineer and 
manager of the company in connection with the National Joint 


Annual Holidays.—The works and offices of Messrs. 
ALAND & Co., London, S.E., will be closed from July 30th till 
August 9th. Correspondence will not be attended to. 

The works of THE Ток MANUFACTUBING Co., LTD., will be closed 
from this, Friday, evening until the morning of Monday, August 9th. 

The works and offices of the BENJAMIN ELECTRIC, LTD., will be 
closed from ‘to-day, July 30th, until Monday, August 9th for the 
summer holidays. ТАЕ | 

THE METBOPOLITAN-VICKERS ELECTRICAL CO., LTD., of Trafford 
Park, Manchester, whose works are closed from Friday, 
July 28rd, till next Tuesday (as already announced in these 
columns), opened a booking office in the works for the benefit of 
their employés. That these facilities were much appreciated is 
proved by the fact that the takings were over £2,000. Arrange- 
ments were made for two special trains from the Central Station, 
Manchester to Liverpool, one from Victoria Station, Manchester to 
Fleetwood, and one from Victoria to Dlackpool. The bookings to 
Douglas, I.O.M., were 1,050, and to Blackpool 600. 


The E. T. U. and the A.E.U.—In the absence of a sufficient 
number of votes the Electrical Trades Union cannot become 
affiliated to the Amalgamated Engineering Union. Less than 50 
per cent. of the total number of mam bers in the Electrical Trades 
Union voted, although the majority of those who did vote were in 
favour of affiliation. — Manchester Daily Despatch. 


Electrical Supplies in South Africa.— The South 
African correspondent of the Jrormonger reports that prices for 
electrical goods are on the up grade, as British quotations have 
risen by from 20 per cent. to 30 per cent. " There is still a 
shortage of many fittings and accessories such as porcelain and 
woodware pushes. Wire is plentiful, but about 20 per cent. higher 
in price than last month. Business, їп spite of shortages and 
enbanced prices, is, however, brisker than of late in Johannesburg, 
and is expected to continue so in the larger towns, where eleotric 
lighting and power are available everywhere. The dark winter 


nights always give a fillip to the demand for electrio lighting, 


heating, and cooking appliances in such a gas- less country as 
South Africa. The winter came in with а rush from summer 
temp2rature (as understood in Europe) to below freezing-point in 
the night of June lst, and such severe cold on the High Veld has not 
been known in June for many years. As the winter extends into 
August and September, the season's trade promises well. The 
present prices of electric wires (covered) are :—3/20, 30s. to 338. ; 
3/22, 278. to 308. ; 7/22, 40s. to 44€. ; and 7/20, 55s. to 60s. Very 
few firms issue price lists, and in most cases quotations are given 
from day to day. Tubss are fairly plentiful, but are offered at 
enhanced prices in spite of a lull in building operations due to the 
new Tenants Protection Bill, which will soon be in force. Lamps 
are up to 24s. per doz., although in places keeping as low as 2(s, ; 
flex costa from 55s. to 75s. per gross yards; and cleats are up to 


' 35s. per 100. Some fittings, such as adapters, have advanced quite 
400 per cent. over pre-war prices. The present price of adapters 


is 218. per doz., with a possible plus; before the war they were sold 
at 48. 6d. per doz.” 


Brazilian Tax on Foreign Companies.—In a dispatch 
dated Rio de Janeiro, July 26th, Reuter's Trade Service says that 
decrees have been issued imposing a tax of 5 per cent. on the dívi- 
dends and interest paid on holdings in limited companies having 
These companies are 
required to notify in Brazil all calle and dividend announcements 
published abroad. The 5 per cent. tax will apply to the proportion 
of the capital that is held in Brazil. Registration of these parti- 
culars with the Tribunal of Commerce is compulsory. 


Australian Electrical Manufacturing.—With reference 


to the activities of the English Electric Co., of Australia, recently 


referred to here Router's Trade Service states that the company 
has parchased 20 acres of land at Clyde, upon which it proposes to 
erect immediately large engineering works for the manufacture of 
electrical equipment, turbo-alternators, Xo, 


Germans lu Japanese Employment.— According to a 
report from Wesel, Germans who have recently returned from 
Siberia announce that, at the request of about 700 German 
prisoners of war from Siberia, mostly technical men and trained 
workmen in the electrical industry, the Chamber of Commerce of 
Tokio a little time ago recommended the Government to permit 
these Germans to remain and receive employment in Japan. They 
are said to have been given employment in railway construction 
and in the electrical industry, and oecupation has also been given 
to German textile experts who were amon;; the prisoners, 


e 


А А 2 IT: + -~ ae n 


142 THE ELECTRICAL REVIEW. 


[Vol 87. No. 2,227, JULY 30, 1930. 


The Felten and Gnilleaume Co.—The shareholders in 
Felten & Guilleaume, Carlswerk, A.G., of Cologne-Mulheim, on 
July 15th sanctioned the previously-reported proposal to increase 
the share capital from 60 to 120 millions of marks in connection 
with the agreement with the Luxemburg Burbach-Eich-Dudelingen 
Co. and the Terres Rouges Co. Under the agreement the two 
latter will supply the German company with semi-finished steel 
for & period of 30 years, and will take over the new shares of 
60 millions at the price of 250 per cent. in conjunction with a 
Luxemburg bank, In return for their renunciation of the right 
of subscription to the new shares, the shareholders in the F. & G. 
company are to receive compensation at the rate of 500 marks 
per share out of the premium realised in the near future, and a 
further sum of 500 marks per share after the general meeting in 
1921 if the working results for 1920 show no decline. The Berlin 
A.E.G., which recently increased its holding of F. & G. shares " in 
the intereat of the old shareholders " in the latter, has in the mean- 
time concluded an agreement with the Luxemburg group, under 
which the maintenance of German influence in the Е. & G. company 
will be guaranteed according to the rearrangement of the board of 
directors under the scheme of capital expansion. 


Western Canadian Telephone Requirements.—A_ large 
number of particulars with regard to the demand for telephone 
material and equipment for Western Canada have been collected at 
the Department of Overseas Trade, and are available for British 
manufacturers of sets or components. These particulars may be 
seen by appointment with Captain Vandeleur, Department of 
Overseas Trade, 35, Old Queen Street, Westminster, 8.W. 1.— 
Board of Trade Journal. 


Automatic Street Lighting.—Some time ago (May 15th, 
1914) we illustrated an electrio street lamp devised by Mr. C. J. 
Turner, electrical engineer to the Hoylake Urban District Council, 
in which a selenium cell, in conjunction with certain switching 
apparatus, automatically controlled the switching on and off of the 
light during periodsof night and daylight respectively. We have 
now had an opportunity of inspecting improved apparatus of a 
similar character, based on the Turner and Schattner patents, at 
the offices of Messrs. ELECTRICAL AND ENGINEERING DEVOLOP- 
MENT, LTD., of 82, Victoria Street, London, 8.W., which company 
has taken over the development and exploitation of this system. 
The apparatus is of an extremely simple and compact nature, and 
can be relied upon to operate indefinitely without a hitch. 

The property of a selenium oell, of changing its resistance to a 
very considerable extent when exposed to daylight, or alternatively 
in darkness, is well known, but owing to the very high resistance 
of such cells and their very low current-carrying capacity, it was 
neceasary to devise, or rather to invent, an automatic switch which 
would operate with certainty at very low currents, such as 
séoth of an ampere, and which was of robust and simple ocon- 
struction. Furthermore, it must be capable of making and 
breaking currents up to 5 amperes on a 250-volt circuit. 

The apparatus that we saw fulfils these conditions in & simple 
and efficient manner, and we hope to describe and illustrate it in 
detail at an early date. The operation of the switch was perfect 
and sparkless. 

In these days of high-priced labour, central stations will be very 
glad to have an opportunity of doing away with manual labour in 
connection with the switching on and off of their street lampe, 
and Messrs. Electrical and Engineering Development, Ltd., inform 
us that they are surprised at the interest which has been taken in 
their new system. They have already been offered the contract for 
the equipment of several important street-lighting systems, and 
hope to be in a position to carry out these installations in the 
autumn, 

Incidentally we may note that the firm is engaged in developing 
several other electrical inventions, and for the purpose of keeping 
а watch for new ideas, has established an organisation of experts, 
which embraces not only this country, but also many important 
centres abroad. By this means it is hoped to catch them young; 
the value tothe nation of importing new inventions, and developing 
them here, in addition to those of native origin, is obvious. Only 
too often good British inventions have been rejected at home and 
developed abroad; we hope that in future every effort will be 
made to secure to this country the benefit of new ideas—for 
continual progress is essential to the maintenance of our position 
in the world’s trade. 


Book Notices.—The July, 1920, Bulletin,“ Vol. VII., 
No. 5, of the Hydro-Electric Power Commission of Ontario, con- 
taining illustrated articles on Merchandise Accounting for Hydro 
Municipalities, Metering the Consumer's Load, the Ranney’s Falls 
Power Development, Hydro Used for Treating Poles, and the 
Organisation and Work of the Commission's Laboratories. 


“The Detroit-Edison Synchroscope. Vol. 7, No. 5. (24 рр.) 
The July (Midsummer) number of this journal contains articles on 
“Things not generally known about a power plant," and the 
Connors Creek installation. Profusely illustrated. 


"Introduction à la théorie des Courants téléphoniques et de la 
radiotélégraphie.” By J. B. Pomey. (510 pp., 100 figs.) Paris: 
Gauthier-Villars et Cie. Price 50 fr. net. 


We have received from the Latvian Consulate (4, Drapers 
Gardens, London, B.C. 2) a copy of the Latvian Ecunumist, a 
monthly publication issued by the Finance Ministry of Latvia and 
giving information regarding economic life and conditions of the 
Republic of Latvia. 


" Engineering Directory.” No. 67. May, 1920. London: Engi- 
neering, Ltd. 


" Journal of the American Institute of Electrical Engineers.'' 
Vol. XXXIX, No. 7. July, 1920. New York: The Institute. 
Price $1. 


" Vickers News," Vol. 2, No. 90, July 15th, 1920, containing & 
constructive commentary by Mr. Harry Allcock upon the report of 
the Royal Commission on Decimal Coinage. Also articles on 
airship building at Barrow during the war, the firm's exhibita at the 
Olympia aero show, and the turbine steamer Мапгтал, which was 
built at Barrow for the Isle of Man service, and recently recon- 
ditioned after war service. 


Organisation of Industry in Czecho-Slovakia.—The 
Dutch Minister at Prague, Czecho-Slovakia, reporting on the 
industrial situation in the Republic, states that a regular improve- 
ment, both in the matter of quality and quantity, took place last 
year in the machinery, metal ware, rt and electrical 
industries. All the large works and many of those of average size 
greatly increased their installations during the war, and are now 
able to produce more than in 1914, notwithstanding the reduction 
in the working shift to 48 hours weekly. The latter circumstance 
has brought about an increase in the number of workmen employed, 
particularly in the large works, where an expansion of from 50 to 
100 per cent. is a common occurrence. Worn-out plant has now 
been replaced by modern machines, and the engineering industry is 
particularly active. After referring to various departments, the 
report states that the electrical industry has plenty of orders on 
hand. The requirements in cables and insulated conductors are met 
by the inland works, and works for glow lamps, meters and 
batteries are in course of construction, in order to render the 
country also in these respecta independent of importa. All the indus- 
trial groupa are formally combined in the Syndicate for the Metal 
Industry, which has nine departments in which are discussed all 
questions relating to commercial policy and imports and exports. 
The council of the syndicate, complemented by representatives of 
the workmen, consumers and merchants, also acta as an official 
advisory organisation on behalf of the State Import and Export 
Commission for the metal industry. 


Private Meeting.— A. M. Cramp, electrical engineer, 12, 
Regent Street, Haslingden.—The creditors interested herein were 
called together recently, when & statement of affairs was presented 
which showed liabilities of £1,224, of which £924 was due to the 
trade, and £300 to cash creditors. The assets were estimated to 
realise £562, or a deficiency of £662. The assets consisted of 
stock-in-trade, £298 ; fixtures, &c., £100 ; and book-debts, £164. 
It was stated that the debtor started trading in 1911 with little or 
no capital of his own, but he borrowed £200 from a relative, and 
that amount was still owing. He purchased an existing business, 
for which he paid £80 cash. The debtor was unable to state what 
his turnover had been, although books of account had been kept. 
The bank passbook showed that the turnover during the last year 
had averaged about £60 a week, but the debtor pointed out that he 
had had a number of loases on contracts. The position disclosed 
was discussed at some length, and eventually it was decided that a 
deed of assignment should be executed with Mr. J. F. Warburton, 
of Queen Street, Manchester, as trustee, and a committee of inspec- 
tion was also appointed, consisting of the representatives of Messrs. 
W. E. Beardsall & Co., Ltd., Mr. Parkin 8. Booth, Liverpool, and 
Mr. Charles Turner, of Sheffield. The following are creditors :— 


Glover, W. T. & Co. T . £63 W. T. Henley's Telegraph 
Baxendale & Co. .. E £5 26 Works Co. 2s .. £10 
Beardsall, W. E., & Co. .. 101 Ward & Goldstone 24 ge 80 
Downes & Davies.. oF . . 11 General Electric Co. 

Edison Swan Co. i s5 87 Credenda Conduits 20 
Sloan Electrical Со, .. a 59 Electrical Supplies ee 

Vickers & Co, z a a 78 Palmer, Riley & Со. $5 56 
Falk, Stadelmann & Co. és 21 Electric Lamp Factors .. 

Parmiter, Hope & Sugden 25 23 


Disputes.— Among the schemes instituted by the Dundee 
Corporation to give work to unemployed men was the laying of 
cables, and the recent award of 434. per hour granted to labourers 
in the building trade has been claimed by the " unemployed," who 
“downed” tools to enforce their demand. According to Mr. 
H. Richardson, the Corporation electrical engineer, the men left 
work without giving the slightest warning, leaving open areas of 
БО yards at one part and 200 yards at others. It is suggested that 
as the work is not in а hurry, the streeta should be closed, and the 
work of laying the cable stopped. 

The strike of cable jointers and street box examiners, members 
of the Electrical Trades Union, and employed by the Liverpool 
Corporation, has extended to Birkenhead, Bootle, апа Wallasey, 
where these grades of workers have also been withdrawn. The 
dispute now continues into its tenth week, and has been described 
as a deliberate attempt to wreck the Whitley scheme in this area, 
to which the Electrical Trades Union retorts that for these men 
it is claiming the district rates paid to electricians, with any 
variations that may follow. 

A ballot is being taken of the electricians employed in the 
Liverpool contracting industry as to whether they will accept the 
offer of the employers in response to the wages application for an 
advance from 28. 114. to 2s. 3d. per hour. 

The permanent-way men employed by the Newport Electricity 
Committee are still on strike. About 70 men are involved, but the 
strikers threaten to call out others. The men are paid 18. 6d. an 
hour, and claim the same wages as builders’ labourers—about 28. 1d. 
an hour. The Corporation reply to the men that their wages are 
governed by the Industrial Council, and that until the men with- 
draw from the Council the present wages must continue, 
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Works Organisation.—1n order to obtain some insight 
into the working and construction of their various manufactures, 
the head office staff of Messrs. G. Kent, Ltd. (London) visited 
Luton on July 17th. In the oourse of a tour of the works, 
technical details were explained by experts in the different depart- 
ments. They were also shown the latest improvements in 
machinery and equipment recently installed. 


20,000,000 Insulators Wanted for the States. —H.M. 
Consul at Boston has sent to the D.O.T. in London samples of three 
types of porcelain insulators of small size used їп the bases of 
electric bulb fittings, which are required by a firm in Massachu- 
setts. Fifty million of these articles in assorted types, according 
to the specimens, are required, and early delivery is of importance. 
The oolour is immaterial so long as the type isthe same. The 
samples in question may be seen on application to Captain 
Vandeleur, D.O.T., Room 49 (Viotoria 9,040, Ext. 29). 


Catalogues Wanted for Riga.—H.M. Consul at Riga 
(Mr. E. F. Cable) is establishing at the Consulate a collection of 
British catalogues for tion by callers and for distribution 
among local traders. British manufacturers are asked to send 
catalogues and samples. 


Foreiga Purchases of German Siemens Shares.— 
The Siemens & Halske Co., of Berlin, recently increased the share 
capital from 63 to 126 millions of marks. At the meeting where a 
resolution to this effect was adopted the directors mentioned the 
probability that it would be necessary to place some of the new 
capital in other countries. It is now announced that large parcels 
of shares have been disposed of abroad, including the United States. 
This olroumstanoe does not make any difference in the position or 
polioy of the company, as the control remains in the hands of the 

olders of the first 9,500 shares—the Siemens family—as mentioned 
a short time ago. 


New Belgian Company.—La Société des Ateliers de 

i Electriques des Flandres (Joseph & Fils) is the name 

of a new company which has just been formed in Ghent with a 
жуура of 2,000,000 fr. to carry on an electrica] engineering 


Hendon Aerial Derby.—The engines of the aeroplanes 
that secured the first and second places in the " Aerial Derby " 
held at Hendon on Saturday, July 24th, were equipped with B.T.H. 
magnetos. These were also used on the aeroplanes which secured 
first and second places in the 1919 Derby, on the R34, and on the 
aeroplanes which secured some 28 aerial records. These results 
support the high opinion in which these magnetos are held by pilots 
for reliability in service, | 


Auction Sale.— Messrs. Р. HUDDLESTON & Co. will sell 
by auction, on August 10th, at Dalling Road, Hammersmith, W., a 
quantity of electrical apparatus, including motors, generator, fans, 
cable and wire, &o. For particulars see our advertisement pages 
to-day. 


LIGHTING AND POWER NOTES. 


Aylesbury.—ExPkRT Apvicr.—The Town Council has 
appointed Mr. C. Н. Wordingham, of London, as consulting engi- 
neer in connection with the electricity works, at an inclusive fee of 
60 guineas. 


Beckenham.— YEAR’s WonKING.— The financial result 
of the past year's working of the electricity undertaking was a 
deficit of £5,279, as againat £6,000 in the previous period. This is 
regarded as satisfactory, inasmuch as a deficit of £8,000 was 
estimated. 


Bexhill—Wacrs.— The Council has accepted the 
Whitley Council's recommendation with regard to the wages of its 
electrical employés, who will receive an additional 5s. per week. 
It was stated at the Council meeting that the men were quite satis- 
fied with the 7s. 6d. which was added in March, and made operative 
as from the beginning of February. It is understood that the 
rate of wages will shortly be based on the full war advance rate of 
39s. 6d., plus 124 per cent., over pre-war wages. 


PROPOSED PRICE [NOREASE.—The engineer estimates that these 
increases, with increased cost of coal, materials. &c.. for the current 
year ending Mareh next will approximate £4,500. To meet 
this additional expenditure the only course open is to advance 

to the consumer. The Committee is, therefore, applying 
.to the Electricity Commissioners for an order increasing the 
statutory powers of charge. Application is being made for a 
maximum charge of 1s. per unit, as against the maximum of 
8d. authorised by the Council's Electric Lighting Order of 1897. 
It is thought that it may be sufficient, so fur as future conditions 
can be foreseen, to charge 10d. a unit for light and 8d. for power. 

Loan SANCTION.—The Council has received sanction to a loan 
for the purchase of meters, which have hitherto been paid for out 
of revenue. 


Bingley (Yerkshire). — BREAKDOWN. — The District 
Council last week beld a special meeting to consider what should 
be done in consequence of a prolonged failure in the supply of 
electricity to the town by the Keighley Corporation on Tuesday of 
the same week. A letter had been received from the manager of 
the Bradford tramway department, whose cars serve Bingley, 
complaining that the tramway service on the Bingley section had 
been maintained during the failure only by making use, at con- 
siderable inconvenience, of & special supply of electricity from the 
Shipley electricity works. It was reported that the stoppege of 


on Wednesday, the cause being & fault in the transmission line 
between Keighley and Bingley. The chairman 

Committee said that in consequence of breakdowns this year, 
Bingley users had already been without supply during 39 hours 
22 minutes. He maintained that the Keighley Electricity Com- 
mittee had shown not the slightest regard for continuity of suppl 

to Bingley nor for the position in which Bingley had been рма. 
The chairman of the бодпой (Мг. Ј. В. Leach) said he felt that 
the Keighley Committee must be in ignorance of what had been 
constantly happening at Bingley. Mr. Pedley, the Bingley eleo- 
tricalengineer, said there were two transmission lines, when 
the breakdown occurred, the Keighley department tried to change 
over to the second line, but it was found that that line also was 


useless. Several times it had been suggested to Keighley that the 


duplicate line should be kept always in order and in service, but 
they had not adopted the suggestion. It was decided, unanimously, 
to make immediate representations either to the Board of 

or to the Electricity Commissioners, and that if satisfaction were 
not obtained, steps be taken, under a olause in the supply 
agreement, for an independent arbitration between Bingley and 
Keighley. 


Burnley.— Loax SaNcrION.— Sanction has been received 
by the Electricity Committee to borrow £95,200 in connection with 
necessary extensions. 


Bolton, —ExTENSIONS.—4AÀ scheme for extensive additions 
at the electricity works, involving an expenditure of £500,000, is 
to be carried out. 


Continental.—F rance.—The report of M. Milan on the 
scheme authorising the setting-up by the State of а nigh-tension 
distribution network in the freed regions comprising three 
sections—Nord, Ardennes, and Alsace—was presented to the 
Senatorial Commission on Finance on June 8th. After the reading 
of the report, the Commission called for the list of charges imposed 
on concessionnaires before coming to a decision on the vote for 
the scheme, which totals 135,000,600 fr. 

ITALY.—In uence of the electricians’ strike, the Provinoe 
and City of Rome are withoutlight. Army reflectors and acetylene 
lamps are being used, says The Times, for street lighting. 

SPAIN.—À concession has recently been granted for the 
establishment of plant to utilise the water power of the River 
Deva, near Deva, for the generation of electrical energy. 


Dublia, —SrRIKE.—O wing to strikes of Urban Council 
employés, Rathmines, Pembroke, and Blackrock townships were 
last week without electric lighting. Settlements of wages questions 
have since been made, 


Eastbourne.—YEAR's WoRKING.—The total revenue of 
the electricity undertaking for the year ended March 31st last was 
£50,834, as compared with £35,012 for the previous period. 
Working expenses amounted to £29,101, as against £32,443, leaving 
a gross profit of £21,733, as against 22,569. The мао 
capital charges and the crediting of bank interest resulted in a net 
profit of £5,756, comparing favourably with last year's deficit of 
£4,490. 


Edioburgh.—Estimatep Dericit.—At a meeting of the 
Electric Lighting Committee, estimates showed that there will bea 
deficiency next year of probably £7,000. It is that a 
small increase in price will be made for lighting power from 
October 1st. 


Haslingden.—New Services.—The Town Council has 
approved the following applications for electricity фе ai :— The 
Scapa Manufacturing Co.; Messrs. J. Cotton & Oo.; Мегге. 
Constantine's & Lindsay's works; and the Wesleyan Chapel, 
Manchester Road. 


Kettering.—Loan Sancrionep.—The Urban District 
Council has received sanction from the Electricity Commissioners 


to borrow £39,909 for the purpose of extension of plant, &о. 


King’s Lynn.—ExTENsIONS.—The Corporation is about 


. to incur considerable expenditure in installing an alternating turbo- 


generator, and laying a submarine cable across the river, with a 
transforming sub-station on the west bank, for the purpose of 
supplying electricity to the shipyards at West Lynn. 


Leeds.—NrEw  TURBO-ALTERNATOR.—The Council has 
accepted the tender of the British Thomson-Houston Oo. to supply 
a 12,000-Kw. turbo-alternator, with condensing plant and 
accessories, for £134,450. This is to be installed at the Whitehall 
Road works as a part of the extension scheme, 
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Ilford. — ExTENsIONS.— Extensions to the electricity 
works were officially inaugurated last Saturday. The new plant 
comprises a Fraser & Chalmers impulse type turbine direct-coupled 
to a Siemens alternator ; the condensing plant was manufactured 
by Mesérs, Worthington-Simpson, Ltd. The output of the set is 
2,000 KW. at 3,000 R. . M. The generated pressure of 2,000 volta is 
stepped up to 6,600 volts by three Brush transformers. The E.H.T. 
switchboard (supplied by the General Electric Co., Ltd.) is of the 
truck type, arid oonsists of five totally-enclosed oubicles con- 
trolling the generator, rotary converters, &o. А 60-in. “Sirocco” 
ihduced.draught fan and motor has been supplied by Messrs. 
'Dávidéon & Oo., and a new steam feed pump by Messrs. Weir, of 
‘Glasgow, has been installed. Mr. A. Н. Shaw, M.LE.E., is the 
electrical engineer and manager to the District Council. 


| - Liverpool,— Mares ExTENSIONS.— Further extensions to 
at electrical mains have been approved. 


. London.— GREEN WICH.— Since the L. C. C. last December 
.vated £33,000 for coal- oon veying plant at the Greenwich generating 

atation the, price has increased to £66,000.— Zhe Times. 

. STEPNEY.—The Council has decided to enter an appeal against 
the. decision of Mr. Justice Р. О. Lawrence, in connection with 
damage and inconvenience caused by smoke from the electricity 
. works (vide ELECTRICAL REVIEW, June 18th, p. 778). 

The Special Committee on London Electricity Supply of the 

L. C. C. has in hand a report on а scheme which it hopes to be able 
to submit to the Council soon after the recess. 


Loughborough. —EXTENSIONS.—At a special meeting of 
the Corporation, held on July 19th, a scheme, prepared by Mr. 
C. H. Wordingham, was adopted for the extension of the electricity 
works, involving an estimated expenditure of £149,000, and for new 
mains costing £35,000. Alderman Bumpus, chairman of the com- 
mittee, explained that the central feature would be the installation of 
`а 3,000-Kw. turbine, and the estimate covered a considerable portion 
also of the expenditure necessary to the installation of a second 
turbine, which it was anticipated would be required before the 
extensions were completed. At the present time their mains were 
overloaded, and whilst they could not cope with existing require- 
ments, there were further demands in prospect. As to the 
suggestion that the station might be closed when power was 
obtained from a joint authority for the area, there was no doubt 
that the financial conditions of the.arrangement would be such 
;that they would not lose by the installation of this additional 
plant. 


у Midgeley, — PROVIBIONAL ORDER.—The Electrical Supply 
Co. of West Yorkshire has informed the Urban District Council that 
itis applying for а provisional order to supply electricity in the 
district. 


Paisley.—YraAR'8 WORKINd.— The annual report of the 
undertaking shows that the revenue for the year was £64,251 (ав 
compared with £40,943 last year) The expenditure was £42,699, 


leaving a gross profit of £21,555. Capital charges amounted to. 


£20,810, leaving a credit balance of £745, as compared with a 
debit balance of £14,275 in 1918-19. The number of unite 
generated was 7,245,121. Units sold totalled 5,883,975, an increase 
of 144 per cent. over the previous year. The maximum demand 
was 2,950 KW., and 260 new consumers were added, making a total 
of 2,278 to date, 


Price of Electricity.—The charges for electricity are to 
be increased in the following towns :—Frome, Newmarket (from 
84d. to 18в.), and Bury (by 20 per cent. for lighting and power, and 

by 10 per cent. for tramway purposes). 


Repton.— ELECTRICAL PuMPING.—The Rural District 

. Council is to utilise electric power instead of steam at the Milton 

waterworks ; the electricity will be supplied from the Burton-on- 
Trent Corporation sewage pumping station. 


Rochdale.— WAdES.— The Electricity Committee con- 
siders the increases under the award of the National Joint Board, 
regarding conditions of employment, salaries and holidays for 

' technical members of staffs of electricity undertakings as exorbitant, 
and its resolution of protest against the scale is being sent to all 
the undertakings represented on the Lancashire and Cheshire 
Federation of Authorities. 


Steyning (Sussex).— ELECTRIC LIGHTING ScHEME.— 
A meeting was held on July 20th to consider the formation of a 
compaay to supply electricity in the parishes of Steyning, Bramber, 
&c., and it was resolved to form a company with a capital of 
£10,000; £3,500 was subscribed at the meeting. 


Southampton.—PURCHASE ABANDONED.— The suggested 
purchase of & local power station and jetty by the Borough 
Council has been abandoned. 


Torquay.—JorNT ELECTRICITY DISTRIOTr.— A conference 
of representatives of the Town Council, and the Councils of 
Paignton, Newton Abbot, and Teignmouth, was held on July 2186, 
to consider a central scheme for the supply of electricity to the 
' district in bulk, Mr. Н. F. Woods, electrical engineer at Torquay, 
prepared the scheme, and the estimated cost of the station is 
placed at £230,000. The scheme was approved, and has met with 
the support of the Commissioners. It is anticipated that energy 
will be supplied at 2d. per unit. 


- Thirsk (Yorks.).—CuaNaE or SySTEM.— The Northern 
Counties Electricity Supply Co., Ltd., has applied to the Rural 
District Council for consent to the changing of the aystem o. 


supply from direct to alternating. current, at & periodicity of 
40 cycles per second. The company announces that this will not 
involve an increased price. b rd s 


Uganda. ELECTRICITY SuPPLY.—The Crown Agente 
for the Colonies announce that the Government of the Uganda 
Protectorate is inviting applications for concessions relating to the 
development of the Ripon Falls for the production of electricity 
and also for the supply of electricity to towns in the district. 


West Riding of Yorkshire, — Јогхт ELECTRICITY 
AUTHORITIES.—There is disagreement in the area with regard to 
the composition of the joint electricity authorities proposed ander 
the powers of the Act of last year. Bradford, Huddersfield, and 
Halifax Electricity Committees have passed resolutions contending 


that any combination of authorities in the area should be wholly 


municipal in composition, but Leeds is said to maintain that the 
Yorkshire Electric Power Co. should be a part of the authority 
supplying the West Riding. A meeting of many West Riding 
local authorities recently rejected a Leeds pro that the joint 
authority should consist only of Leeds, Bradford, Huddersfield, and 
Halifax Corporations and the Yorkshire Pewer Co., though the 
meeting was not entirely in favour of the idea of the authority 
being limited to municipalities. "d i 


Wrexham. —INQUIRY.—A public inquiry is to be held by 
the Electricity Commissioners in connection: with the Coancil’s 
proposal to expend £17,260 upon extensions to the electricity 
undertaking. TM T m 


LI | жт 
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TRAMWAY AND RAILWAY ‘NOTES. 


Algeria. —RAILWAY ELECTRIFICATION.— The Times states 
that the Governor-General has appointed a Commission to investi- 
gate the possibilities of electrifying the existing Algerian railways. 
The scope of the Commission will also embrace the supply of eleo- 
tricity for industrial and agricultural purposes. The utilisation of 
the Oued-Agrioum waterfalls for the generation of power for a 
proposed line from Setif to Bougie, is also contemplated. 


Australia.—PRoPosED SUBURBAN BRarLWay.—lt has 
been proposed to construct & branch railway, partly underground, 
to serve the eastern suburbs of Sydney. It is stated that at present 
it costs from 10s. to 14s. a ton to carry goods to the outer districts, 
and a railway is therefore necessary. About 150,000 people are 
without proper travelling facilities in the districts through which 
it is proposed to run the line, 

DouBLE WAGES.—It is announced that tramway employés 
received double pay for work done during the Prince of Wales's 
visit. This affected 20,000 workers, and the concession involved 
the sum of £30,000, А | 


Bolton.—Waces.—The application of the tramway 
employés for an advance in the basic rate, bringing it up to the 
rate in the Rochdale district. is to be submitted by the Bolton 
Tramways Committee to the Whitley Council, The Committee 
thinks the time has arrived for standardisation of the wages of 
tramway employós in the area. 


Bradford.—Track RENEWAL.—The Tramways Com- 
mittee recommends the City Council to sanction the carrying out 
of renewals of track at an estimated cost of £54,438. 


Continental.—GorrTHARD RAILWAY ELECTRIFICATION.— 
Dr. Georg Sinner comments in the Deutsche Allgemeine Zeitung on 
the news which arrived from Switzerland that on July 1st, after the 
Retom power works had commenced the previous night to generate 
electricity, several goods trains driven by electrio locomotives 
passed through the Gotthard Tunnel without any interruptions. 
It may, therefore, be said that the electrification of the Gotthard 
Railway, which presented numerous technical difficulties and has 
been in hand for а number of years, has been completed. As 
long ago as 1912, & report of the commission appointed to inquire 
into the Swiss Federal Railways stated that the introduction of 
electric traction would reduce the oost of transport by steam- 
driven trains by between 22 and 25 per cent. After the increase 
of the price of coal and the growing shortage of coal during the 
war had made the exploitation of Switzerland's wealth of water 
power imperatively necessary, it was decided in 1916 to commence 
the electrification of the Gotthard Railway. The railway is 
226 km. in length from Lucerne to Chiasso on the Italian frontier. 
The actual Gotthard Tunnel is 157 km. long and rises from 1,109 m. 
at Góichenen to 1,154 m. and falls again to 1,145 m. at Airolo; 
30 per cant. of the total length of the line is in the tunnel. The 
Erstfeld-Bellinzona section now electrified is 109'3 km. in length. 
In the light of experience gained in the Simplon Tunnel and else- 
where it was decided to employ single-phase alternating current. 
The requisite electrical power is generated in the works on Lake 
Retom on the south side and at Amstig on the north ; the former 
works, as mentioned above, have just been set going, and the latter 
are expected to be finished next year. The Retom works in Piotta 
use the Retom mountain lake as a collecting basin and utilise the 
fall of the Fossbach from the lake to its mouth in the Ticino. At 
the present stage of development the works employ four turbines 
with single-phase generators of 52,000 н.р. in all. When the Amatig 
works are finished they will provide 78,000 H.P. "The single-phase 
A.C. locomotives of the Gotthard Railway are of three types, a. 
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small engine, a large express train engine and a goods train engine. 
The heavy express engine weighs 108 tons, and supplies perma- 
nently 1,720 H.P., and the goods engine weighs 121 tons, and 
supplies 1,700 H.P.— Economic етеш, 


Cork.—The Electric Tramway Co. has decided, in view 
of the enforcement of a military curfew regulation providing tbat 
all inhabitants must be indoors by 10 p.m., to discontinue the 
service shortly after 9 o'clock to allow drivers and conductors to go 
home in good time. | 


Edinburgh.— TRAM CAR v. Bus.—In a recent report 
on alternative traffic systems to replace the present cable cars, the 
manager of the tramways department reviewed the comperative 
advantages and disadvantages of tramcars and motor-omnibuses. 
stating that the cost of electrification, including a through service 
to Leith, would be about £695,700. In his conclusions he states 
that the electric car would be preferable in districts where a 
constant traffic is ensured, but infrequent services in other parta 
could be met more satisfactorily by omnibus. | | 


Electric Vehicles. — The Shildon (Durham) Urban 
Council is to spend £1,497 on a two-ton electric. haulage wagon 
rue in the scavenging department. The money will be raised 

y loan. NS | К 

In the course of а public inquiry held at Wallasey by a Ministry 
of Health inspector upon application by the Corporation to borrow 
£2,976 for the purchase of two electric vehicles for the collection 
of house refuse, it was stated that they would displace six horses 
and would save 18. 6d. per ton on loads carried, or £500 per year. 

The Minister of Health, not being satisfied that house refuse 
collection in districts near to the refuse tip can be done more 
cheaply with mechanical than with horse traction, has decided to 
sanction a loan for only one instead of two electric vehicles, for 
which King's Lynn applied for borrowing powers. 


Huddersfield. —TRAck ExTENS8ION.—In connection with 
the proposed doubling of the lines in Vicarage Road, Long wood, 
the Tram ways Committee has accepted a suggestion of the Minister 
of Transport that the widening bə carried out within the next 12 
months. The Committee has deferred the question of doubling 
portions of the Honley section. B | 


Iiford.—NEw Cans.—Six new. tramcars have been 
released to replace old cars, and 10 more are in course of construc- 
tion. The new cars are made to seat eight more passengers. The 
bodies and trucks are being built and supplied by the Brush Elec- 
trical Engineering Co., Ltd., and the electrical equipments are being 
supplied by the British Thomson-Houston Co., Ltd. | 


Јарап. —Рворозкр ELECTRIC RAILWwAY.—It is proposed 
to construct an electric railway, 460 km. in length, between Tokyo 
and Osaka, at a cost of Yen 100 mill. The route chosen will be 
110 km. shorter than that followed by the existing steam railway. 
It is, according to Weltwirtschaft, doubtful if the Japanese Govern- 
ment will grant permission for the construction of the new 
railway, fearing its competition with the existing line.— Zronumic 
Review. 


Leeds,—-TRaFFric DkOREASE.—It is stated that, con- 
sequent upon the recent increase of Id. on all fares, the passenger 
traffic has fallen off at the rate of half a million per annum. 


London.—Touse Extension.—The Shepherd’s Bush to 
Ealing (G. W. R.) extension of the Central London Electric Railway. 
has been completed and will be open to passenger traffic on August 
dad We hope to give tomé particulars of the work in our next 

e. А Я aris Š 

TRANSPORT | CO-ORDINATION. —Тһе Minister of Transport 
announces that at the request of the London County Council he 
arranged a conference between their representatives and the repre- 
sentatives of the Underground group of companies to discuss the 
relationship between the London County Council tramways and the 
other forms of London traffic, with the object of seeing whether it 
is possible to arrive at an agreement for co-ordinating and improv- 
ing transport facilities in London.— The Times. | 


Middlesbrough. —SrocK.—The Corporation is asking the 
Ministry of Health for sanction to issue & 1, 250, 000 stock. Of this, 
£150,000 is wanted for the acquirement of the tramways, and 
822, 100 for the electrical transporter bridge undertsking. 


Northamptos.— YEaR’s WORKINd.— The  balance-sheet 
of the Corporation tramways undertaking for the year ended March 
81st last, shows в total revenue of £68,776; traffic revenue was 
£67,089, against £47,020 last year, and revenue derived from 
carriage of parcels was £166, against £477, and from munitions 
£9, against £307. Working expenses totalled £55,634, against 
£40,368 last year; interest on capital, repayment of loans, reserve 
fund, &c., absorbed £11,745, leaving a surplus to be traneferred to 
the reserve fund of £1,816; last year there was a deficit of £4,386. 
Car-miles ruo numbered 777,112, against 637,680; passengers 
carried numbered 12,061,793, against 10,273,748 ; and parcels carried 
numbered 46,833, against 43,402. The electricity purchased 
amounted to 809,851. an increase of 767,772 units, the cost being 
17894. per unit. Electricity generated «mounted to 615,932 units, 
a decrease of 688,376, the cost being 3˙36d., against 2'14d. per unit 

.Jast year. | 

^ Plymouth—Loan  SaNcTIONED. — The Ministry of 
Transport has sanctioned the borrowing of а total of £63,000 for 
the provision of new machinery and plant, 14 cars, and 20 motor- 
omnibuses. 


FAILURE OF SuPPLY.— The failure of the supply to the tram - 
ways last week, which resulted in the system being suspended for 
an hour, was attributed by the chairman of the Electricity Com- 
mittee to а large eel getting into a pump at one of the generating 
stations and choking it. 


Radcliffe.—Loan.—The Council is applying for sanction 
to borrow 81,725 in respect of ita share of the cost of providing the 
necessary sub-station and equipment for the carrying out of the 
inter-connection of the systems of the Lancashire Electric Power 
Co., and the Bury Corporation Electricity Works at the Ratoli 
electricity works, 


TELEGRAPH AND TELEPHONE NOTES. | 


Australia,—W IRELESS Licences.—The Sydney Morning 
Herald states that since the war, 900 wireless permite have been 
issued to universities, technical schools, wireless schools, and private 
individuals, and there are about 50 applications to be dealt with. 
Licences are now to replace permits. The fee for an experimental 
or instructional licence is £2 per annum, and for a vessel £1 per 
annum. Guarantees are required for the proper use of the 
installations. 


Cable Delays.—The P.M.G., in reply to a question in 


the House of Commons, said that the greatest delay which had 


taken place during the last month so far as telegrams to the 
Continent were concerned was about 22} hours. This oocurred on 
the traffic to Italy, which had heen much congested owing to ataff 
difficulties in that country. The average delay on telegrams to the 
Continent during the month was about 44 hours, In the case of 
traffic forwarded to the Near and Far East, the maximum delay 
was about 24 hours, the average being about 103 hours. To North 
America ria the Imperial Cable the maximum delay was about 
10 hours and the average about 3} hours.— The Times. 


France.—WIRELESS TELEGRAPHY.—At the final sitting 
of the International Postal Conference held at Paris, it was 
suggested, says The Times, that wireless telegraphy should be used 
to a much greater extent for the dispatch of private telegrams. 


Germany. — STATE WIRELESS. — The Department of 
Overseas Trade informs us that in order to supplement the ordinary 
telegraph syatem, and to serve as a substitute in special cases, e g., 
extensive breakdowns of the telegraphic communication o wing to 
storms or to forcible damage, the German State Ministry of Postal 
Services has been engaged for the past year in establishing through- 
out the Empire a comprehensive State wireless system, which is 
being constantly extended. Some 16 transmitting and receiving 
stations, and 23 receiving stations, have already been established. 


Indla.— Revision or Rates.—Increases of pay to the 
lower grades of Indian telegraph and postal servants will amount 
to over a crore of rupees (£1,000,000 approximately), and the public 
have been warned that the Government of India is considering a 
revision of inland postage rates.— Zhe Timer. 


South America. —The Central and South American Tele- 
graph Co. (All-America Cables, Inc.). has opened offi»es io Rio de 
Janeiro and Santos, and is now working the new cable laid from 
the Argentine Republic to those places. Rates have been reduced 
from 85 to 65 centa. 


. Thermionic Valves.—In the Board of Trade Journal 
for July 22nd, the Admiralty calls attention to the importance of 
the thermionic valve-making industry in Great Britain. The 
development of thermionic valves for wireless telegraphy increased 
enormously during the war, and it is believed that the quality of 
&rticles produced in Great Britain is now superior to that of any 
other country. It is contended that the United Kingdom produces 
a larger variety of standardised valves than other countries ; high- 
power valves for any purpose requiring heavy oecillatory currents 
bave been developed and standardised to an extent which is 
believed to be far in advance of that of any other country, and a 
higher standard of technical knowledge has been attained in the 
United Kingdom than abroad. A list of British manufacturers of 
these valves may be obtained from the Department of Overseas 
Trade, 35, Old Queen Street, London, S. W. I. 


United States.—New CABLZS.— Тһе New York Times 
states that the new cable being laid by the Western Union Tele- 
graph Co. between Miami (Florida) and Barbados is to coat 
$5,000,000, and will be open for tranamission of traffic on or about 
September lat this year. The capacity of the cable is said to be 
50,000 to 60,000 words a day, or 200/250 letters per minute. The 
cable is being manufactured in England. The above cable will 
connect at Barbados with a new cable being laid to Para, and all 
countries in South America will thus be in direct telegraphic con- 
nection with the United States by both the Central and South 
America Telegraph Co. ria Panama" and the joint new cables 
" ria Barbados." The Western Union also, it is said, intends laying 
direct cables to the West Coast of South America. 55 

WIRELESS OPERATORS WaAGES.— The demand of wireless 
operators for increases of pay from $50 to $75 (£10 to £15) per 
month has been rejected. The extension, however, by 90 days of 
the present wage agreement has been agreed to by the Operators' 
Committee. Meanwhile it is understood tha“ conditions of employ- 
ment will be taken up and investigated by representatives of both 
sides, | 
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Wireless Telephony.— Distance REOORD.— The C.P.O.8. 
Victorian, which sailed from Liverpool on July 19th with the 
Empire Press delegates on board for Quebec, is said to have on 
board the most powerful wireless telephone installation yet installed 
on & passenger vessel. Transmission takes place on а wave length 
of from 1,800 to 2,400 metres, and the land station is Poldhu, 
Cornwall (3,500 metres wave length). 

А new sea distance wireless telephone record was established on 
July 24th, when the passengers on board the liner, although 
separated by 300 land miles and 1,550 miles of sea, were able to 
enjoy a concert given by the Marconi station at Chelmsford. The 
concerts were continued daily until the ship reached Sydney. 
Nova Scotia, on the 27th.  Telephonio communication between 
Newfoundland and the Victorian was eatablished on the 25th over 
a distance of, approximately, 650 miles. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the ead of the paragraph indicates 
the issue of the ELEOTRICAL REVIEW, in which the Official 
Notice " appeared. 


OPEN. 


Belgium.—August lith. The Société Nationale des 
Chemins de Fer Vicinaur, of Brussels (48, Rue Montoyer, Service 
Electriques) is inviting tenders until August 11th for the supply 
and laying of the armoured underground cables required (1) for 
the Brussels-Haecht line and (2) for the Gilly-Hansart line. 


Birmingham. — September 1st. Salvage Committee. 
Two 100-Kw., 410-v., D.C., compound-wound, steam-driven gen- 


erating sets, complete with surface oondenser and switchboard. 
(See this issue.) 


Blackpool.— August 27th. Corporation. Two water-tube 
boilers, superheaters, economisers, stokers, &c.; two sets of induced 
draught plant; coal conveying, &c., plant. (July 16th.) 


Bridgewater.—August 10th. Town Council Electric 
Light Installation, Town Halland Municipal Buildings. Borough 
Surveyor. (Returnable deposit of £2 2a.) 


Chile.— February, 1921. The Chilean Legation at Paris 
(23, Avenue du Bois de Boulogne) is asking for tenders for the 
supply and installation of electric power in the first zone of the 


1 railways. Sealed tenders are returnable before February 186. 


Cowdenbeath (FIrE).— August 4th. Electric Lighting 
of new school, Barclay Street. Mr. G. Campbell, Architect, Methil 
Brac, Methil. (Deposit of £1 1s. returnable.) 


Grimsby.—August 12th. Electricity Department. Two 
water-tube boilers, economisers, fittings, fans, chimneys, &c. ; one 
0 turbo -alternator and condensing plant. 

у | 


Manchester. — August 6th. Electricity Committee. 
Water pipes and valves, &c., for Stuart Street. (July 16th.) 

August 13th. Electricity Committee. One each 75-ton and 
15-ton electric cranes for Barton power station. (July 23rd.) 


Nuneaton.—July 31st. Electricity Department. One 
500-Kw. rotary converter transformer and accessories, (July 3nd.) 


Portsmouth, — August 17th. Tramways Committee. 
Stores for twelve months, including insulating materials, overhead 
line equipment, &c. (See this issue.) 

August 25th.  E'ectric Lighting Committee. One 4,000-Kw. 
turbo-alternator; two water-tube boilers, each of 30,000 lb. per 
hour capacity. (See this issue.) 


Uganda.—December 20th. Government of the Uganda 
Protectorate. Tenders invited for a concession of a portion of the 
Ripon Falls of the Nile for the development of power from 4,000 
cubic feet of water per second for generation and distribution of 
electricity in the surrounding district and supply of electricity to 
townships of Jinja and Kampala and possibly Entebbe and to 
plantations en route. Information from the Crown Agents for the 
Colonies, 4, Millbank, London, S. W. I, to whom tenders may be 
delivered by December 20th, 1920.— Board of Trade Journal, 


Warrington.— August 10th. Electricity and Tramways 
Committee. Coal elevator and conveyor. (July 9th.) 


CLOSED. 


Barnes.— Electricity Committee. Recommended: 
Coal-handling plant—W, & D. Conveyor Engineering Co., Ltd., £2,542. 


Bradford.—Electricity Committee. Accepted :— 


Transformer repairs and test room— Burford, Taylor & Co. 
Continuous-current meters.—Ferranti, Ltd.; and Chamberlain & Hook- 
ham, Ltd. 


Gloucester.— United Schools. Governors :— 
Lighting installation, Ribston Hall, Parsons Bros., £249 


Government Centracts.— The following Government 
contracts were placed during June, 1920 :— 


ADMIRALTY (CONTRACT AND PUKCHASK DEPARTMENT). 
Gas-filled lamps.—British Thomson-Houston Co., Ltd.; Siemens Bros. & Co., 
Ltd 


Lamps.—A. C. Cossor, Ltd.; Edison Swan Electric Co., Ltd.; General Elec- 
tric Co., Ltd.; T. F. Braime & Co., Ltd. 

машаа ышын. Clarke & Co. (Manchester), Ltd.; Connollys (Black- 
ley), Ltd. 

Mica.—Attwater & Sons; Mica Manufacturing Co., Ltd.; F. W. Wiggins & 
Sons. 

Wan Orricz. 

Electric crane.—]. Carrick & Son. 

Crucibles.—Morgan Crucible Co., Ltd. 

Junction boxes.—A. C. Cossor & Co. 

Electric lamps.—General Electric Co., Ltd. 


Inpia OFFICE; STORE. DEPARTMENT. 
Battery.—Hart Accumulator Co. 


Electric cable,—Callender's Cable & Construction Co., Lid.; W. T. Glover & 
Co., Ltd.; W. T. Henley’s lclegraph Works Co., Ltd.; Siemens Bros. 
& Co., Ltd. 

Converters.—Bruce Peebles & Co., Ltd. 

Globes.—Kitson Empire Lighting Co.; Sun Electrical Co. 

Holders, brushes, &c.—Greenwood & Batley, Lid. 

Osram lamps.—General Electric Co., Ltd. 

Lantern fitungs.—Sun Electrical Co., Ltd. 

Motors.—Lancashire Dynamo & Motor Co., Ltd.; Laurence Scott & Co.; 
Rees Roturbo Manutacturing Co., Ltd. 

Pumping plant.—Worthington-Simpson, Ltd. 

Switchboard.—British Switchgear, Ltd. 

Telegraph and telephone sets.—Marconi Wireless Telegraph Co., Ltd. 

Telephone exchange. Automatic Telephone Manufacturing Co., Lid.; Relay 
Automatic Telephone Co. 

Bronze wire.—T. Bolton & Sons, Ltd.; F. Smith & Co. 

Electric wire. —W. T. Glover & Co., Lid.; London Electric Wire Co. & 
Smiths, Ltd. ` 

Post Orricz. 


Accumulators.—Glasgow (Central) Telephone Exchange: D. P. Battery Co., 
Ltd. 

Constructing manholes.—London-Southampton (South Midland section); R. M. 
Parkinson. 

Laying conduits.—Birmingham (Stock Exchange P.O.): E. Jeavons & Co., 
Lid. Barnet-Hornsey Junction: К. M. Parkinson. London-Bristol-New- 
port (South Midland, Section 3): Hodge Bros. (Contractors), Ltd. New 
Cross (Waller Road): G. J. Anderson. Dulwich (College Road) and 
Holborn (S.E. area): J. Mowlem & Co. Leeds-Harrogate (Section 3): 
Chandler Bros. Stepney, &c.: О. C. Summers. London-Bristol-Newport 
(South Midland, Sections 5 and 6): J. A. Ewart, Lid. 

Manufacture, supply, and drawing-in and jointing cable.—Heywood Loop: 
British Insulated & Helsby Cables, Ltd. 

Power plant.—Devizes Wireless Station: Westminster Bngineering Co., Ltd., 
sub-contractors for oil engines, Robey & Co., Ltd., for battery, Tudor 
Accumulator Co., Ltd. Caister Wircless Station: Westminster Engineer- 
ing Co., Ltd., sub-contractors for oil engine, New Pelapone Co 

Telephone Exchange equipment.—Aberdcen and Belfast: Western Electric 
Co., Ltd. Clerkenwell (telephone school): Peel Conner Telephone Works, 
Ltd. 

Protective apparatus.—Western Electric Co., Ltd. 

‘Telephone  apparatus.—British L.M. Ericsson Manufacturing Co., Ltd.; 
Phoenix ‘lelephone and Electric Works, Ltd.; Siemens Bros. & Co., Ltd.; 
Western Electric Co., Ltd. 

Testing apparatus.—General Electric Co., Ltd. 

Iron channel arms.—Bullers, Ltd. 

Submarine cable.—Telegraph Construction and Maintenance Co., Ltd. 

Telegraph and telephone cable.—Callender's Cable and Construction Co., Ltd. 
Hackbridge Cable Co., Ltd.; Henley's Telegraph Works Co., Ltd. 
London Electric Wire Co. & Smiths, Ltd.; Macintosh Cable Co., Ltd.; 
New Gutta-Percha Co., Ltd.; Siemens Bros. & Co,, Ltd. 

Dry cells.—Siemens Bros. & Co., Ltd. 

Leclanché cells.—Siemens Bros. & Co., Ltd. 

Compound.—Dussek Bros. & Co., Ltd. 

Cords for telephones.—London Electric Wire Co. & Smiths, Ltd.; Phoenix 
Telephone & Electric Works, Ltd. 

Ducts,—Albion Clay Co., Ltd.; Doulton & Co., Ltd.; Mountford Phillips & 
Co., Ltd.; Sharp, Jones & Co.; Geo. Skey & Co., Ltd.; Stanley bros., 
Ltd.; T. Wragg & Sons, Ltd. 

Ear pieces.—North British Rubber Co., Ltd. 

Insulators.—T. de la Rue & Co., Ltd. 

Glow lamps.—British Thomson-Houston Co., Ltd.; Edison Swan Electric Co.. 
Ltd.; Gencral Electric Co., Ltd. 

Indicator lamps.—Edison Swan Electric Co., Ltd.; General Electric Co., Ltd. 

Cable distribution plugs.—British Insulated & Helsby Cables, Ltd.; Siemens 
Bros. & Co., Ltd. 

Steel wire rope.—Whitecross Co., Ltd. 

Lead sleeves.—G. Farmiloe & Sons, Ltd.; T. & W. Farmiloe, Ltd. 

Tumbler switches.—General Electric Co., Ltd. 

Copper tape.—Bodill, Parker & Co., Ltd. 

Valve holders.—General Electric Co., Ltd 

Bronze wire.—British Insulated & Helsby Cables, Ltd. 

Enamelled, rubber, and flame-proofed wire.—Western Electric Co. 

каш р wire.—British Insulated & Helsby Cables, Ltd.; Macintosh Cable 
Co., Ltd. 

V.LR. wire.—Hackbridge Cable Co., Ltd. 


Н.М. Orrick ОР Works. 
Engineering services.—Hendon Vaccine Station, storage battery: Tudor Accu- 


mulator Co., Ltd. 
CROWN AGENTS FOR THE COLONIES. 


Cable.—Sicmens Bros. & Co., Ltd. 

Motor generator set, &c.—Premier Electric Welding Co., Ltd. 

Meters.—Ferranti, Ltd. 

Electric light poles.—]. Spencer, Ltd. 

Switchboard, battery, &c.—Automatic Telephone Manufacturing Co., Ltd. 

Telegraph line inaterial.—Siemens Bros. & Co., Ltd.; Bullers, Ltd. 

qe and Exchange apparatus.—British L.M. Ericsson Manufacturing 

„ Ltd. 

Wheatstone apparatus.—Siemens Bros. & Co., Ltd. 

Copper, G.I. and bronze wire.—Shropshire Iron Co., Ltd.; London Electric 
Wire Co. & Smiths, Ltd. 

Insulated wire.—Siemens Bros. & Co., Ltd. 


PusLic Works, DUBLIN. 
Electrical works and supplies.—Belfast: A. Stevenson. 


London.—Hackney.—Electricity Committee. 
for plant for extensions :— 

(а) Four water-tube boilers, 33,000 lb. per hour capacity, super- 
heaters, mechanical stokers and driving gear, settings, flues, valves, 
mountings, dampers, &c. 


Babcock & Wilcox, Ltd. (acctepted) so 7» s> „ 52,5680 
John Thompson Water-Tube Boilers, Ltd. T ee eo 06,097 


Tenders 
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(b) Four induced-draught plants, with motor - fans, steel 
chimneys, dampers, &c. 


James Keith & Blackman Co., Ltd. (capacity too small).. £6,968 

Davidson & Co., Ltd. ee i ee ee ч е LI ee 8,760 

& Wilcox, Ltd, (Davidson fans) (accepted) 8.780 

97 9 59 (Musgrave » ) ee oe ee ео 9,156 

John Thompson Water-Tube Boilers, Ltd. (Davidson fans) |. 9,091 

Musgrave & Co., Ltd. ee oe ee ee oe oe ae 9,701 

(с) Eoonomisers :— Я 

Babcock & Wilcox, Ltd. (accepted) .. га .. .. £12,116 
John Thompson Water-Iube Boilers, Ltd. (not in order) 11,449 


(d) 8,000-10,000 Kw. turb3-alternator, exciter, and air-filter or 


er fous 
Ateliers de Construction Oerlikon we i wo. isa £45,965 
James Howden & Co., Ltd., & G.E.C., Ltd. .. . 48,195 


Escher, Wyss & Co., & G.B.C., Ltd... vs wd 5 
Escher, Wyss & Co., & Ateliers de Construction Oerlikon. 48,898 


Richardson, Westgarth & Co., Ltd 115 
English Electric Ce. Lal.... . 48768 
crm ошаса Нова por Co., Ltd. ee ee eo • 49,085 

Parsons Ltd. (accepted) .. PA .. 80,000 
Fraser & Chalmers Engineering Works, Ltd., & G.E.C., ga 


Metropolitan-Vickers Electrical Co. co ИО ИО 58,7501 

* Corrected from £15,918 owing to the inclusion of a special item which made 
com n with other tenders impossible. 

t This price includes a larger plant than asked for. 

After due consideration, the tenders of three firms, Escher, Wyss 
and Co, & Ateliers de Construction Oerlikon, British Thomson- 
Houston Co., and C. A. Parsons & Oo., Ltd., were selected for 
comparison. 

The Committee considered’ that the offer of Escher, Wyss & Cc. 
gave the best value, but in view of probable objections to the 
placing of the contract abroad, it was decided to accept the tender 
of C. A. Parsons & Co., as being on the whole the better of the two 
British offers. Messrs. Parsons expect to deliver in 58 weeks 
(turbine), and 62 weeks (alternator). The B. T. H. Co.'s period was 
21 months. Escher, Wyss to be able to deliver in 11 
months (turbine), and 144 months (alternator). 


(6) Condensing plant, including condensers, air pump, 
augmenter, &c. 

Hick, Ha ves & Co., Ltd. ‘accepted) .. £17,770 
Cole, Marchant & Morley, Ltd. T EA vs 18,641 
С. A. Parsons & Co., Ltd. .. .. .. .. 19,500 
Worthington, Simpson Ltd ; 20,068 
English Electric Co. js 21,310 

W. H. Allen, 8on & Co., Ltd. ба , 
22,800 
Mirrlees, Watson & Co., Ltd. | 26,100 
; ; 27,500 


(7) Centrifugal vertical drive circulating water pumps; 810,000 
gals. per hour, 80-ft. head. 
уез tart Мавы Co., Lid, en- вн 
Hick, Hargreaves & Co,, Ltd. ИН 10,500 


(4) Switehgear.—6,000-volt, three-phase switches, &c., on two 
20,000-Kw. coupler panels, one 10,000-Kw. generator panel, six 
2,000-Kw., and one 4,000-&w. feeder panels for plant capacity 
50,000 KW., &c. 

Celluar  Armoured 


types. types. 
Ferguson, Pailin, Lt - T £10,888 ss 
New Swi Construction Co., Ltd. 10,776 "E 
re Royal резе ера ета єє 14,500 a 
e 0., ‚ (accepted) 18,274 
Switchgear & Cowans, $ 485771 


General Electric Co., Ltd. 
Me litan-Vickers Electrical Co. s. oe 
Bri Thomson-Houston Co., Ltd. ©» 94,150 es 


St. Panceas.—Electricity Committee. 


Six automatic coal-weighing machines, £410 each.—W. T. Avery, 
Ltd. (recommended). 
The price for similar machines in 1916 was £241. 


30-ton travelling crane for the King's Road station extension :— 


Bertram, Thomas  .. .. ... .. |, | 18,274 


Marshall, Fleming а Со. .. .. £3,566 (recommended 
A. Jack & co. .. 8,480 ! 
Sir W. Атто! & co. 3,518 
Herbert Morris, Ltd. .. ·.. ке 8,150 
J. Booth & Bros. ae 42 ae 8,785 
Babcock & Wilcox, Ltd. sis E 8,885 
Supply of pipes for 36-in. main between power-house and new 
pump house :— 
Wicks & Dale .. . £9,920 delivery in 12 months 
Alton & Co. eo 3,014 i 5 to 6 months (recommended) 
Erection of coffer dam and river wall in oonnection with the new 
pump house :— 
Somervillle & Co., £2,100 + 100 for removal of excavating material 


(recommended). 


LC. C. — Highways Committee. Aocepted. 4,000 driving-wheel 
tires, and 8,500 trailing-wheel tires for electric cars. 
B Bayleys Steel Works, Ltd., driving-wheel tires, £5 1s. 8d. each; 
iling-wheel tires, £4 Эв. 6d. each. 
The list of firms submitting tenders included the Bochumer Verein Steel 
Works, offering to supply 800 driving-wheel tires at £6 10s. each, and 
700 trailing-wheel tires at £4 10s. each. 
STEPNEY.—The Council has considered quotations for the supply 
of 440 yards of 5 sq. in. cable, as follows: 


W. T. Henley’s T h Works Co., Ltd. (accepted) .. £325 
British Insulated & ‚а Cables, Ltd. .. <i 8 ia 831 19 


Leeds. — Electricity Committee :— 


British Thomson-Houston Co., 12,000-kw. turbo-alternator condensing 
plant and accessories, £184,050, in connection with extensions (ful! 
scheme 6720,0 0) at Whitehall Road Works. | 


Richmond-on-Thames.— Board of Guardians :— 


Msintenance of electric lift, and third party insurance :— Marryat & Scott 
LAd., 444 per annum, 


е 


Turkey.— Three British firms recently competed for the 
electric installation of the Haidar-Pasha Railway Terminus and its 
various dependencies—buildings, factories, Ko., which had been 
put up for public tender, and one of the British firms succeeded in 
obtaining the important contract. There was keen competition 
among the various local electrical contractors of many nationalities 
for the contraot.— Rewter's Trade Service, i 


Wallasey.—Corporation :— 
Drake & Gorham.— Two electric tipping wagons, £2,882, 


- 


NOTES. 


Post Office Training Classes.— On July 21st, the Right 
Hon. H. Pike Pease, M.P., Assistant Postmaster-General, visited the 
Post-Office factory at Holloway, to present prizes to the youths 
attending the Stores Department training classes. Mr. W. Н. 
Allen, Controller of the Department, who took the chair, gave & 
brief description of the nature of the classes. and explained that 
they were carried on with the co-operation of the L.O.C. education 
authorities. . All the instructors on the technical side were officers 
of the Department. In addition to the 300 boys who received 
training during the past session, 44 disabled ex-service men were 
also taught. Altogether 1,170 classes were held during the session, 
which ran from September to July. After presenting the prizes, 
consisting in the main of tools and books, Mr. Pike Pease heartily 
congratulated both instructors and pupils on the quality of the 
work produced. The proceedings concluded with votes df thanks to 
Mr. Pike Pease and the chairman. Many examples of the work 
done by the classes were on view. The exhibition displayed quite 
good workmanship, and included lathe tools, gauges, calipers, 
squares, Morse keys, buzzers, switches Ko., nearly all accompanied 
by the working drawings. | 


One Horse-Power.—The Notts Erpress publishes an 
illustration of a new type of house-lighting plant, designed by an 
“ingenious American." This involves a return to the dark ages," 
as the invention consists of a geared generator operated by a horse 
traversing a 14-ft. ciroular track. It is claimed that sufficient 
electricity to light a farmhouse for a week can be generated in six 
hours, which is a very inexpensive way of doing it electrically " 
if the R. B. P. O. A. has no objections. | 


Railway Wireless Communication. — In 1918 the 
Lackawanna Railroad Co., U.S.A., began the installation of wireless 
telegraph and telephone apparatus for the purpose of establishing 
communication between terminal stations and moving trains, and 
with the object of providing a means of communication betweén 
main stations at times when the regular wire lines might be out of 
commission. At the time when the U. S.A. entered the war, the com- 
pany had made considerable progress in the new undertaking, and 
the service, particulars and illustrations of which were given in our 
issues of March 20th and August 14th, 1914, had reached a point 
of reliability where, according to the 7. $ T. Age, a considerable 
volume of business was being satisfactorily handled. When the 
Government, for war purposes, prohibited al private use of wire- 
less, the Lackawanna installations were dismantled. Towards the 
end of last year, however, when the ban was lifted, the company 
took up the work once more, and this time it had available to 
ensure success the numerous improvements that have resulted from 
the development of wireless signalling during the war. 


Fatality.—At the new works of Messrs. Cammell, Laird 
and Co., Penistone, on July 20th, a fitter, named Herbert Clough, 
accidentally put his hand on a live wire while on a crane, and 
immediately the switch was opened by fellow workmen he dropped 
a distance of 16 ft., and received injuries which proved fatal. 


Lignite in Ulster.—The company which has been making 
extensive borings for lignite in the vicinity of Glenavy, on the 
shores of Lough Neagh, has p considerable property over 
which the borings were made. Lignite has been found on several 
farms, and these have been purchased from the owners. The 

ens obtained seem to be of higher specific gravity than the 
English and Scottish specimens, and were obtained at a depth of 
from 100 to 180 ft. It has long been known that there is a tract of 
lignite running from the Tyrone shores to Lough Neagh, right 
under the Lough to the Antrim side, but the borings on the latter 
seem to have been more successful. Lignite represents the inter- 
mediate state between peat and coal, and is known in some p 
by the name of brown coal.” 


Anglo-American Exchange of Students.—The British 
Thomson-Houston Co., Ltd., has decided to establish two scholar- 
ships, one of which will be allotted to Cambridge. It proposes to 
select from the engineering graduates of that University who have 
worked with the firm for not less than six months & scholar who 
will be sent to the International General Electrio Co., with which 
is associated the General Electric Co of New York. The company 
proposes to allow for the student's expenses for one year an 
equivalent of $1,800 (about £470) in gold. After а year's study in 
America he will be expected to return to the British company 
strengthened by the experience he has gained on the other side of 
the Atlantic.— The Times, 
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Training Disabled Men.—The exhibition of work done 
by partially-disabled ех:вегтісе men, which was held by the 
try of Labour during the past week at the Central Hall, 
Westminster, was of quite exceptional interest. A great number 
of trades were represented, and the work shown was of a very high 
standard. Electrical exhibits were shown at the stands of the 
. Government Instructional Factory, Hackney, and of the South- 
Eastern Counties, where the Croydon Central Polytechnic and 
Wimbledon Technical School were well represented. 

The Hackney workshops are conducted by the acting-menager, 
Mr. Philip Wrigley, A.M.I E E, who has 165 men in course of 
training, with room for a total of 250. The course began in 
February last, and as supplies of electrical material were wanting, 
the men were started on elementary bench and lathe work, making 
amall tools, &c., of which excellent examples were exhibited, 
showing a remarkable degree of accuracy and finish. The shope 
are divided into four departments—namely, meter repairing, 
electrical fitting, electrical contractora’ work, and armature 
winding. At the Exhibition the whole of the wiring for light and 
power was done by the Hackney trainees, including a striking 
illuminated sign ever the stand. A prominent feature of the 
exhibit was the winding of coils on formers and of armatures with 
the ooils, which was actually in progress; a finished armature, 
wound by two men in four days after a very brief period of 
instruction, offered little scope for criticism. Preliminary instruo- 
tien is given in making and reading drawings, and in electro- 
technology generally, and the quality of the work indicates that 
the results are highly satisfactory. 

We have previously described and illustrated the admirable 
arrangements for training men at the Central Polytechnio of the 
Croydon Education Committee, under the guidance of Mr. F. Н. 
Taylor, А.МІЕ Е. (ELECTRICAL REVIEW, May 9th. 1919); the 
exhibits show that the efficiency of this Training Centre is 
maintained at a high level. А charging board designed and made 
by two of the trainees enables up to 6 batteries requiring 1, 2, 3, 
4, 5, or 6 amperes to be charged simultaneously with the use of 
only 6 resistance lamps and 6 switches and fuses, the power con- 
sumed never exceeding that require i for the largest battery, as the 
batteries are all in series. An ordinary charging board with 15 
lampe, all controlled by 4 switches, gives 15 different charging 
currents. ' Other exhibita include a complete starting panel 
mounted on Welco frames, 2- and 3-core concentric cables fitted 
with tails in dividing boxes, a cet of three right-angle bends in 
-in. conduit, faultlessly concentric and mad- against time by hand, 
as well as a perfectly regularset of 7 conduits off-set intoadistributing 
box, a complicated sample of tube-bending to illustrate 3-point 
control. tubing and switch-boxes sunk into a wall and nicely finished, 
a demonstration board showing the 3-wire system with 2 4-volt 
batteries and miniature lamps, drawings, mitred joints in casing, 
&o., and not least interesting, letters from employers expressing 
satisfaction with the trainees, and from the latter expressing their 
apprec:ation of the help afforded them. Some 160 men have passed 
through this Centre, and Mr. Taylor is to be congratulated on the 
good work done. 

The Wimbledon Technical Institute showed the drawings, 
finished parts, and completed instruments of moving-iron 
ammeters апа voltmeters made at the Institute—the only purchased 
parts being the hair-springs and some small screws. Other exhibits 
were a variety of turning tools, lathe centres and dogs. clamps, a 
detector galvanometer, electromagnets. &c., all showing a high 
standard of workmanship. Wiring work and other trades, 
inoludiog wireless operation, are taught at the institute. 

When it is borne in mind that the exhibits are all the work of 
men more or less severely injured in the war, and now taking up 
new callings. the efficiency both of the instructors and of the 
learners will be appreciated. ` 


Ramsay Memorial Fuod.—The Executive Committee of 
this Fund has decided to close it, the total receipts having amounted 
to £53,402. In addition, Dominion and foreign Governments have 
founded scholarships estimated as equivalent to a capital value of 
£30,000. The trustees have elected Mr. W. Davies, M.Sc., of Man- 
chester, to a Fellowship. 


Iron and Steel Institute.—The following arrangements 
are announced in connection with the Cardiff meeting :—Monday, 
September 20th, registration of members and issue of badges. 
September 21st, general meeting of members, and a visit to the 
Dowlais works of Messrs, Guest, Keen & Nettlefolds, Ltd., and to 
Bute Docks. September 22nd, general meeting and reading of papers. 
Luncheon at the City Hall,given by the chairman and directors 
of Messrs. Guest, Keen & Nettlefolds, Ltd. Visits in afternoon to 
Alexandra Docks. Newport, and Barry Docks. September 23rd, 
visits to Ebbw Vale Steel, Iron and Coal Co.'s works and the 
Chepstow shipyards of the Monmouth Shipbuilding Co. September 
24th, visits to the Margam Iron and Steel Works, Port Talbot, 
and various works at Swansea. Among the papers to be submitted 
are: —" Electric Steels,” by С, G. Carlisle, and The Electrification of 
the Works and Collieries of the Ebbw Vale Co., by W. Dixon, 


Service Notes.—A|Capt. R. M. Moberly, from East 
Riding Fortress Engineers. to be captain, T.F. Reserve, К.Е. 
. Extract from the London Gazette, June 30th, 1920. 


Appointments Vacant. — Assistant divisional engineer 
for telegraphs and telephones for the Post and Telegraph 
Department, Penang (360 dollars per month. dollar = 2s. 44.) ; 
telegraph engineering assistants for the Government of Tanganyika 
Territory. Post and Telegraph Department (£350) See our 
advertisement pages to-day, 


* + 


Joint Housing of Technical Societies, — According to 
Sir W. Pope, of Cambridge University, an appeal for funds is about 
to be made, under the leadership of Lord Moulton, to build head- 
quarters to house all the' various interests, scientific, technical, 
and commercial, of the county. | SN | 


Educational. — UNIVERSITY GRants.—Lord Crawford 
stated in Parliament, on July 21st, that, subject to the over-riding 
necessities of national finance, the Chancellor pf the Exchequer 
was prepared to submit to Parliament an inorease in the present 
vote to the universities of from one to one-and-a-half million 
pounds in the Estimates for 1921-22. | ' 


Lord Rayleigh Memorial,—The Rayleigh Memorial 
Committee has decided that the memorial to the late Lord 
Rayleigh in Westminster Abbey shall take the form of a mural 
tablet, by Mr. Derwent Wood. The balance will be used to establish 
a library fund at the Cavendish Laboratory, Cambridge.— 7 e 
Times. . 


Rapid Development in Detroit.—The United States 
census shows that the City of Detroit has in 10 years doubled its 
population, which now numbers nearly & million. The Detroit 
Edison Co. (chief engineer, Alex. Dow) in 1909 sold 87 million 
KW.-hours ; in 1919 the. output was not double, but more than ten 
times aa much—872:5 millions a year. There are two main 
generating stations, at Delray and Connors Creek. E 


Municipal. Tramway Managers. — The Huddersfield 
Tramways Committee has decided to invite the Association of 


Municipal Tramway Managers to hold their conference next year 


at Hudderefield 


OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and indust? у, 
also electrio tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted ag to their movements, . 


Lieut.-Col. G. F. Mils, D.S.O., M.I.M.E., МІА.Е., has 
been appointed chief engineer to the Aster Engineering Co. 
(1913), Ltd. . | 

For the appointment of borough electrical engineer at 
Southampton there were 54 applicants. "These were reduced 
to six, who were interviewed by the committee, with the result 
that Mr. W. G. TURNER, chief assistant engineer, Newcastle 
and District Electric Lighting Co., Ltd., has been appointed. 

Kingston-on-Thames "1C. is recommended to increase the 
salary of the electrical engineer from £600 to £750; that of 
the chief assistant from #400 to £587, and those of the five 
shift engineers from £255 to £303. 

Aylesbury T.C. has increased the salary of the electrical 
engineer (Mr. W. A. TURNBULL) from £400 to £485 a year; and 
that of his assistant (Mr. West) from £130 to £155. 

The Mexborough Urban District Council has succeeded in 
making an exhibition of itself. On Friday last Mr. J. E. 
Cliff moved a resolution rescinding the decision of the Council 
to increase the salary of the electrical engineer, Mr. 
FrELTHAM. He said he had no feeling against that official, 
but he contended that Mexborough could not afford to pay 
the proposed salary. Mexborough was on the verge of bank- 
ruptcy, and he hoped the Council would consider seriously 
before giving an Official £13 per week, which, with emolu- 
ments, was brought to £15 a week. He had no doubt that 
the electrical engineer was worth the salary in a larger town, 
but Mexborough could not afford it. Mr. H. Cliff seconded 
the resolution. Mr. W. Winstanley pointed out that Mr. 
Feltham had increased the number of units almost threefold, 
and he had also increased the revenue of the electricity 
undertaking from £5,900 to something approaching £15,000 
a year. The chairman of the Electricity Committee hoped 
for the sake of their own honour the Council would not 
repudiate an honourable agreement. Ultimately the resolu- 
tion to rescind the minute was carried by six votes to five. 

Mr. І, G. CauNTER has retired from the board of Baxter 
and Caunter, Ltd., owing to ill-health. Mr. G. W. Kettlewell 
hag again taken up his duties of director of the company 
after an absence of three years, during which time he was 
engaged upon war work. e 

Mr. J. WRIGHT, chief engineering assistant to the Bradford 
Corporation, has been appointed deputy city electrical en- 
gineer from August lst next, at а salary of £1,000 a year, 
providing that he does not leave the Corporation's serv’ с 
before March, 1922. 

Mr. T. G. RichakDSOoN, manager of the Colne Corporation 
light railways, has been appointed general manager of tne 
West Hartlepool Corporation Tramways and omnibus under- 
taking. 

Mr. J. Menzies, on leaving Dundee to become tramway 
manager at Kilmarnock, has been presented by the tramway 
staff with a wallet of Treasury notes. 

Mr. Н. W. Devey, of the power station staff (charge en- 
gineer) of the Metropolitan Railway, has been appointed 
assistant electrical engineer to a large undertaking in Spain. 

Mr. E. Н. Spicer. who has been a director of Spicer & Co., 
Ltd., for many years, and who was the hon. secretary of the 
Electrical Accessories Association until that association was 
merged into the Electrical Importers’ and Traders’ Associa- 
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tion, hae reeigned from the board of the company, and haa 
commenced business for his own account under the name of 
The Power Utilities Co., at 158, City Road, London, Е.С. 

With further reference to a notice that appeared in this 
column last week we are informed that Mr. Е. T. RUTHVEN 
Murray has resigned his appointment as general manager and 
engineer to the North Metropolitan Electric Power Supply 
Co. to engage in private practice as а consulting engineer. 
His address will still be Manor House Offices, Finsbury Park, 
N.4, as in future his connection with the North Metropolitan 
Electric Power Supply Co. will be that of construction 
engineer. | | 

Marylebone В.О. Electric Supply Committee, having con- 
sidered the position of the Council's chief electrical engineer, 
Mr. C. H. Smytu, finds that he is the only officer of the 
Council who has not participated in some manner in the 
bonus schemes to meet the extra cost of living which have 
been granted from time to time to the various grades of the 
Council's service, and that he is now in the present altered 
circumstances receiving only the amount of remuneration 
which was paid to the chief electrical engineer for many years 
before the war. It recommends that award No, 101 as modi- 
fied by the report of the Civil Service National Whitley 
Council Cost of Living Committee be made applicable to Mr. 
C. H. Smyth as from the 1st of March, 1920. 

Mr. F. О. MoQuown, secretary of the County of London 
Electric Supply Co., Ltd., was presented with a silver rose 
bowl and salver by the staff on the completion of 21 years' 
service with tbe company. 


Obituary.—Mr. J. 8. NicHoLsoN.—Mr. John Steel Nichol- 
son, lecturer on electrical TERENDE at Glasgow University, 
died on Friday, at the age ot 40 years, after a serious illness. 
Mr. Nicholson recently wrote a thesis which was accepted 
for the degree of D.Sc., but his illness prevented him being 
capped. During the war he rendered valuable service in the 
Airship Department in London, and he received the O.B.E. 
He had held his appointment as lecturer on electrical en- 
gineering since 1906. 1 

Mn. JAMES MITCHELL.—The death is reported of Mr. James 
Mitchell, president of the Alabama Traction, Light & Power 
Co., Ltd. During his career he had been largely interested 
in hydro-electric and other electrical enterprises, including 
the Rio de Janeiro Tramway, Light & Power Co., Ltd., and 
the Sao Paulo Electric Co. 

Mr. G. F. Davipson.—The death occurred suddenly on 
Saturday last, while engaged at his office, of Mr. George F. 
Davidson, managing director of Messrs. Wallis & Watson, 
Ltd., electrical engineers, of Park Row, Leeds. He was 
44 years of age. He had recently suffered from a severe 
illness. i 


NEW COMPANIES REGISTERED, 


Marine and Mechanical Electric Welding Co. (Cardiff), 


Ltd. (169,074) .— Private company. Registered July 16th. 
Capital, £90,000 in #1 shares. To carry on the business indicated by the 
title, and to adopt an agreement with the Marine and Mechanical Electric 
Welding Co., Ltd. The first directors are: C. M. Burls, 4, Lloyd's Avenue, 
.C.8; T. McLellan, **Oakdene," Gordon Road, Finchley, N.9; A. Wood- 
ward, 6, Palmerston Road, East Sheen, S. W.; W. Pollock, 3, Lloyd's Avenue, 
E.C.3. Qualification, £500. Secretary: W. S. Keith. Registered office: 3 
Lloyd's Avenue, E.C.8. 


Garnet Tucker & Co., Ltd. (11,341).—Private company. 
Registered in Edinburgh July 16th. Capital, £5,000 in £1 shares. To carry 
on the business of electrical and mechanical engineers, manufacturers of and 
dealers in electrical and gas apparatus and «сат boilers, &c. The subscribers 
(each with one share) are: A. Tucker, 133, West Campbell Strect, 
Glasgow, electrical engincer; W. Craig, 190, St. Vincent Street, Glasgow, 
solicitor. The first directors are: A. G. Tucker, W. Craig and S. R. Woodger. 
Registered office: 133, West Campbell Street, Glasgow. 


Radio Clubs, Ltd. (169,130).—Registered July 19th. 
Capital, £10,000 in 21 shares. To establish, maintain and conduct clubs for 
wireless telegraphists, cable-telegraph operators and others; to give special 
privileges to the Association of Wireless Telegraphists and the Cable-Tclegraph 
Operators' Association. The first directors are: E. R. Tuck, 3, Warwick 
Road, Ealing, W.; E. A. Watkinson, 58, Southborough Road. Hackney; C. J. 
McCarthy, 48, Elvetharn Road, Edgbaston, Birmingham. Minimum cash sub- 
scription, seven shares. Secretary: G. W. Расу. Registered office: Hastings 
House, Norfolk Street, Strand, W.C. 


Gratze, Ltd. (169,151).—Private company. Registered 
July 20th. Capital, £30,000 in £1 shares. To carry on the business of. elec- 
trical, mechanical, automobile, aeronautical and marine engincers, manufac- 
turers of and dealers in electric, magnetic, telegraphic, telephone and other 
appliances, &c. The permanent directors are: E. V. H. Gratze (managing 
director), Ulidia," Wardstock Avenue, Hendon, N.W.4; F. Clavton, 15, Han- 
. over House, Regent’s Park, N.W.1. Registered office: 44-6, Whitfield Street, 

W.1. 


Alkaline Miners Lamp. Ltd. (169.139).— Private com- 
pany. Registered July 20th. Capital, 210.000 in £l shares. To carry on thc 
business of manufacturers of miners’ electric lamps, electrical and mechanical 
engineers, &c., and to adopt an agreement with G. Pearson. The first 
directors are: J. A. Tavlor, The Manor House. Mansfield, Woodhouse, Notts 
(director, Sherwood Colliery Co., Ltd.): F. N. Ellis. Debdale Hall, Mansfield, 
Notts (director, Sherwood Colliery Co., Ltd.): G. Pearson, 1, Lancaster 
Gardens, Southend-on-Sea. Secretary: F. H. Elli. Registered office: 14, 
Fictcher Gate, Nottingham. 


London Factors and Agents, Ltd. (169, 125).— Private com. 
panv. Registered July 19th. Capital, £200 in 5s. shares. To take over the 
business of an electrical and general merchant carried on by F. P. Sexton at 
30. Parliament Street, Westminster, as the London Factors and Agents.“ 
The subscribers (each with one share) are: F. P. Sexton, 16. Market Place, 
Kingston-on-Thames, electrica! engineer; F. L. Strausons, 159, Richmond Road, 
Kingston, merchant. F. P. Sexton is permanent governing director, Solicitor : 


C. G. Sherwood, 53, Eden Street, Kingston-on-Thames, 


ғ * 


Bristol and Sonth Wales Electrio Welding Co., Ltd. 
(169,144).—Private company. Registered July 20th. Сире: 85,000 in £1 
shares. To carry on the business indicated by the title. The subscribers (each 
with one share) are: F. Sandiford, 1, Kensington Avenue, Victoria Park West, 
Cardiff, clerk; W. C. Buck, 33, Borstal Avenue, Heath, Cardiff, engineer. 
The subscribers are to appoint the first directors. Qualification, 100 shares. 
Secretary: F. Sandiford. Registered office: 236, Bute Street, Cardiff. 


Atlantic Engineering Co. (1920), Ltd. (11,336).—Private 
company. Registered in Edinburgh July 13th. Capital, £350, in £1 shares 
(175,000 preference). To take over the British patent rights granted to T. 
Morton relating to the lubrication of engines; the business carried on by the 
Atlantic Land and Marine Engine Co., Ltd., at Wishaw; and the business 
carried on by the British Marine Motor and Launch Co., Ltd., at Old Kil- 
patrick, and to manufacture internal combustion engines and parts thereof, 
engines for driving electrical generators, pumps, air fans or other mechanical 
apparatus, &c. The subscribers (each with one share) are: Т. Morton, Atlantic 
Works, Wishaw, engineer; W. H. Howden, 195, Scotland Street, Glasgow, 
engineer. The first directors are: Т. Morton, W. Н. Howden, J. Н. Hume, 
J. B. McGillivray, J. Morton, W. Morton and M. B. Auld. Qualification, 
£500. Remuneration, £1,000 per annum for services, other than managing 


director. Solicitors: M. Boyd Auld and Hunter, 113, St. Vincent ,Street, 
Glasgow. 


Brighton Lighting and Electrical Engineering Co., Ltd. 
(169,143).—Private company. Registered July 20th. Capital, 25,000 in £1 
shares. To carry on the business of electrical, mechanical and general engi- 
neers, suppliers of electricity, manufacturers of and dealers in electric, mag- 
netic, galvanic and other apparatus and machinery, &c. The subecribers (ea 
with one share) are: E. Heaps, 3a, Church Street, Brighton, engineer; H. 
Banks, 5, Hartington Road, Brighton, electrical engineer. E. Heaps is first 
managing director. Registered office: 46, Old Steine, Brighton. 


Todman Ryall & Co., Ltd. (169,218).—Registered July 
22nd. Capital, £15,000 in £1 shares. To carry on the business of manufactur- 
ing, electrical, mechanical, motor and general engineers, &c. The subecribers 
(each with one share) are: J. C. Todman, 29, Goldsmith Avenue, W.S, engi- 
neer; R. T. H. Ryall, 40, Forest Road, Kew Gardens, Surrey, engineer; W. J. 
Whinfield, 16, Montreal Road, Ilford, secretary; J. Davidson, * Ellerslie,” 
Eltham, S.E.9, share broker; J. P. J. Peregrine, 54, New Broad Street, E.C., 
company director. Registered without articles of association. Solicitors: Geo. 
Reader and Co., 35, Coleman Street, E.C. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Beli’s United Asbestos Co., Ltd.—Issue on May Ist, 1920, 


of £10,000 debentures, part of a series already registered. 


Hart Accumulator Co., Ltd.—Debenture dated July 6th, 
1990, to secure £35,000 charged on the company's i and property, 
resent and future, Including uncalled capital. Holders:. London County, 

estminster & Parr's Bank, Ltd. 


Frank Tomey & Co., Ltd.—Satisfaction in full on July 
12th of mortgage dated March 20th, 1920, securing all moneys due or to 
become due from company to bankers. i 


Sir W. G. Armstrong, Whitworth & Co., Ltd.—Trust 
deed dated July 5th, 1920, to secure £2,000,000 debenture stock and further 
unlimited issue charged on various properties in Elswick and Benwell, New- 
castleon-Tyne, and Openshaw, Lancs. (subject to prior deed for 49,500,000 
debenture stock) and the company's undertaking and property, present and 
future, including uncalled capital. Trustees: w Debenture Corporation, 


Ltd. 
Heswall Electric Light Co., Ltd. 5 dated 
А shares. | shares taken up. 


June llth, 1920 Capital, £1,500 in £1 
£1,225 paid. Mortgages and charges: nil. | 


Hendon Electric Supply Co., Ltd.—Trust deed dated 
July 12th, 1920 (supplemental to trust deeds dated July 30th, 1907, and April 
And, 1912) to secure £25,000 debenture stock, in addition to £33,000 secured 
by previous deeds. Property charged: the company's undertaking and pro- 

erty, present and future, including uncalled . capital. 


Trustees: Beaver 

Frust, Ltd. Е 

. CITY NOTES. 

e Meetings of tbe debenture holders and 
Stratford-on- shareholders have been held to consider 
Avon Electricity what course could be taken to enable the 
Co., Ltd. company to end the present unsatisfactory 
state of affairs. The chairman said that 


if money could not be obtained to carry on with, either the 
works would have to be closed, or something would have t 
be done with them. Last Christmas, in order to keep шш 
going, the directors supplied money out of their own pockets 
to pay interest to the debenture holders. That could not 
continue, and the bank would not honour the company's 
cheques unless the debit balance was reduced, or unless the 
directors gave & personal guarantee. That they did not feel 
inclined to do. The negotiationg with the Corporation for 
the purchase of the undertaking were abortive. "The only 
bright spot on the horizon was that the prospects of the 
company were never better. In the course of the chairman's 
speech and the subsequent discussion, i& transpired that new 
maing to replace the existing ones were necessary at once, 
and the meeting was asked whether the shareholders could 
raise £10,000 to bring the undertaking up-to-date, as if not, 
the concern. must come to an end. It was decided to visit 
the Board of Trade and ascertain just how they stood in 
regard to being allowed to wind up, and other matters, and 
to see whether any help could be derived from that source. 
Failing that, another meeting will be ‘called to pass resolu- 
tions as to winding up. | | 


The A.G. fur Elektrotechnische Unter- 
nehmungen, of Munich, recommends & 
dividend of 6 per cent. on the preference 
shares for 1919, as in the previous year. 

"The directors of Dr. Paul Meyer A.G., of Berlin, recommend 
& dividend at the rate of 10 per cent. out of net profits of 
675,000 marks in 1919, as contrasted with 10 per cent. and 
437,000 marks yn 1918. 


German 
Companies. 
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The Continentale Gesellschaft fur Elektrische Unternehmun- 
gon, of Nuremburg, proposes to pay a dividend at the rate 
of 3 per cent. on the preference share capital of 31,122,000 
marks for 1919, being the same rate as in 1918. The net 
deris are returned at 1,318,000 marks, as against 1,212,000 
marks. 

The accounts of the C. Lorenz, A.G., of Berlin, show that 
after eetting aside 1,151,000 marks for depreciation in 1919, 
as against 1,903,000 marks in the previous year, the net profits 
amount to 1,568,000 marks, as compared with 1,224,000 marks 
in 1918. It is proposed to pay a dividend and bonus of 20 per 
cent., contrasting with 22 per cent. in 1918. 

The directors of the Akkumulatoren Fabrik, A.G., of Berlin- 

Hagen, recoiumend a dividend at the rate of 17 per cent. for 
1919, this comparing with 90 per cent. in the previous year. 
It is proposed to increase the share capital by 8 to 20 millions 
of marks; one half of the new shares will be offered to existing 
shareholders at the price of 150 per cent., while the remainder 
will be devoted to an interchange of shares with other com- 
panies. 
. The A.G. Міх & Genest, of Berlin-Schoncberg, after allocat- 
ing 107,000 marks to depreciation in 1919, as compared with 
118,000 marks in the preceding year, reports net profits of 
653,000 marks. as contrasted with a loss in 1918 in consequence 
of the cancellation of army orders and labour troubles. The 
directors recommend a dividend at the rate of 7 per cent., as 
against no distribution in 1918. It is added that the orders 
on-hand will provide full occupation for the present year. 

The report of the Deutache Kabelwerke, A.G., of Berlin- 
Lichtenberg, states that sale prices in 1919 did not keep pace 
with the growth in working expenses. After making pro- 
vision for depreciation, the net profits are returned at 
1,392,000 marks, as compared with 856,000 marks in 1918, and 
& dividend at the rate of 10 per cent. is to be paid as in the 
previous year, together with a bonus of 5 per cent. for 1919. 
It is stated that the capital invested in the English subsidiary 
company will be received this vear on the basis of the ex- 
change adjustment law.” 

The report of the Elektrizitate А. G. Vorm. W. Lahmeyer 
Ё Co., of Frankfort-on-Main, gives a review of the situation of 
the tramways and electricity works in which the company is 
interested, and mentions that the holdings in the German 
Transmarine Electricity Co. and the Felten & Guilleaume Co. 
have been sold. After making provision for depreciation and 
meeting the loan service, the accounts show net profits of 
3.015,000. marks for 1919. as compared with 2,848.000 marks 
in the previous vear, and the dividend is at the rate of 8 per 
cent., ae in 1918, on ordinary share canital of 34,375,000 marks. 

The directors of the Felten & Guilleaume Carlswerk, A.G., 
of Cologne-Mulheim, reporting on the past year. etate that 
owing to the scarcity of coal it was only possible partly to 
meet the demands made upon the works. Great difficulties 
were experienced in obtaining raw materials for the manu- 
facture of products of the quality produced in former peace 
times, as most of the materials had to be obtained from 
abroad, and even semi-finished steel had to be imported, as 
inland makers were unable to satisfy the most urgent require- 
ments. Thanks to the appropriate adaptation of manufac- 
turing to more highly finished products, as compared with 
the pre-war period, it was possible to find occupation for work- 
men and etaff to approximately the same extent as formerly, 
and as soon as the market was open the policy followed for 
ten years past of strengthening the internal finances enabled 
the company to acquire sufficient quantities of copper, rubber, 
woven materials, &c.—as being the most essential raw mate- 
rials. The great increase in sale prices resulting from the 
favourable situation contributed towards the profits for the 
vear. The holding of shares in the Steinfort steel works was 
no longer possible owing to the conditions in Luxemburg. 
and the shares had therefore been sold to a French company, 
and the most important problem for the company would he 
to find substitution for this loss of supply of semi-finished steel. 
As gross profits the accounts indicate the sum af 29,561,000 
marks, as compared with 92,638,000 in 1918, and net profits 
and balance forward amounting to 10,139.000 marks, as against 
6.767.000 marks in 1918. amounts of 1.418.000 marks and 
3.717.000 marks having been previouslv written off for de- 
preciation in the two vears respectively. It is proposed to 
pay a dividend at the rate of 15 per cent. on ordinary share 
capital of 60,000,000 marks. this contrasting with 10 ner cent. 
in 1918, 15 per cent. in 1917, and 8 per cent. in 1914. The 
share capital is now to be increased to 122,000,000 marks. 


At the ordinary meeting of the Energie 
Electrique du Littoral Méditerranéen the 
net profits were stated to be 4,910.469 fr., 
allowing of the distribution of a dividend 
of 6 per cent.. the same amount as in the two preceding work- 
ing vears. The report emphasised in much detail the diff- 
culties met with in working the comnany connected with the 
crises in transport and coal, occasioned bv strikes, and stated 
that the year recorded the greatest rise in expenditure since 
the beginning of the company. Tn approving the accounts and 
report, the meeting fixed the dividend at 30 fr. per securitv. 

The Compagnie des Produits Chimiques d’Alata et de la 
Camargue (at Pechiney) and the Société. Electro-métallurgique 
Francaise (at Froges) are, it is raid. about to amalgamate, 
The farmer company Бла а remarkable record in the French 
chemical and metal-working industry. In late vears it has de- 
voted itself specially to aluminium. In 191] it took » 88.7 per 


French Com- 
panies. 


cent. share in the Aluminium Français Company. In 1914 it 
absorbed the Société des Produits Electro-Chimiques et Métal- 
lurgiques des Pyrénées. In 1916 it absorbed the Société des 
Forces Motrices et Usines d'Arve. Its amalgamation with the 
Froges Company is not the least chapter of its remarkable 
record, for that company takes rank as one of the largest 
French producers of aluminium. Before the war its yearly 
output was about 2,000 tons. Besides its works at Froges, 16 
owns works at Argentiére, on the Durance River, the Praz, 
and the St.-Michael-de-Maurienne, on the Arc—all three 
works using the alumina made in another works of the com- 
pany, seated at Gardanne, for conversion into aluminium. 
Moreover, the Froges company owns a mine of bauxite on the 
Var which furnisheg 90 per cent. of its consumption. 

Realising net profits of 1,132,025 fr., the Electricité de Stras- 
bourg Co. have declared a dividend of 5 per cent., or 62.50 fr. 
per share. The report foresees the need for the installation of 
new lines and the enlargement of the central station to meet 
the demand for energy. А high-tension line to link Mulhouse 
to Strasbourg is now under construction, with low-tension off- 
shoots to serve a certain nuinber of conmunes. 

With net profits of 613,215 fr., the Aparetllage Electro- 
industrial (Petrier, Tissot et Raybaud) have distributed a divi- 
dend of 103 fr. per share to the old shareholders and 16.40 fr. 
to the new shareholders, created by the recent increase of 
capital (500,000 fr.). 

‘The shareholders of the Société des Forces  Motrices 
d'Auvergne have sanctioned a dividend of 6 fr. per share. Not- 
withstanding existing difficulties, the management have decided 
to install a new reserve central station at Thiers, equipped with 
two 600-H. b. Diesel sets. 

The accounts of the 4. E. G. Union Elek- 
trizitate Gesellschaft, of Vienna, show a 
large increase in the gross profits in 1919, 
as compared with the preceding year. 
After placing 1,060,000 kr. to depreciation, as against 720,000 
kr., the net profits are returned at 2,419,000 kr., as contrasted 
with 1,490,000 kr. in 1918. It is proposed to pay a dividend 
at the rate of 8 per cent., as compared with 5 per cent. The 
report mentions that the share capital in the new financial 
year has already been increased from 24 to 36 million kr., and 
& further advance to 50 millions has been decided upon. Ап 
abundance of contracts is on hand, including State orders for 
hydro-electric works, and the conversion of the Alpine railways 
to electric traction. | 

The report for 1919 of the Austrian Stemens-Schuckert 
Werke, of Vienna, states that the works were well occupied, 
but the production suffered from difficulties in working and 
transport. The transition to peace manufactures proceeded 
without interruption, although the depreciation of the cur- 
rency rendered it almost impossible to procure raw materials 
from abroad. Having written off 1.400,000 kr. for depreciation, 
as against 1.000,000 kr. in 1918, the accounts show net profits 
of 2,950,000 kr., ав compared with a loss of 243,000 kr. in the 
previous year, and the dividend is at the rate of 5 per cent. 
on capital of 32,000,000 kr., this contrasting with no distribu- 
tion for 1918. It is stated that sufficient orders are now on 
the books, and sale prices have almost reached the world's 
market prices. The share capital has been increased to 
75,000,000 kr. At the end of 1919 the number of workmen 
and staff was 5,354, comparing with 5.092 at the close of 
1918. 


| Austrian 
Companies. 


Stock Exchange Notices.—Dealings in the following 
securities have been specially allowed by the Committee under 
Temporary Regulation 4 (3) :— 

Johnson. Matthey & Co.— £950,000 8 per cent. T-year notes, 
issued at £97} per cent., fully paid, after issue of allotment 
letters. | 

South Metropolitan Electric Light & Power Co.—500 7 per 
cent. cumulative first preference shares of £1 each, fully paid, 
Nos. 292,969 to 293.468. | 

Tramways Light & Power Co.—502,100 ordinary shares of 
£1 each, fully paid, Nos. 1 to 502,100. 247,900 new ordinary 
of £1 each, Nos. 502,101 to 750,000. | | 

The Committee has ordered the following to be officially 

uoted :— | 
i Marconi's Wireless Telegraph Co., Ltd.—1,385,726 ordinary 
shares of £l each, fully paid (Nos. 1,500,001 to 2,885,726). 


Telephone Manufacturing Co. (1920), Ltd.—Mr. F. T. 
Jackson presided at the statutory meeting held on Friday. 
He described the objects and operations of the company. and 
the intention to extend the selling organisation throughout 
the world. In addition to the installation companies operat- 
ing in this country they controlled others in Belgium and 
France, and had contracts with firms in Spain and Egypt: 
they were starting a company in Australia, and as soon aa 
the factorv extensions were completed, thev would be develop- 
ing their business in practically every civilised country. 

Metropolitan Railway Co.—Interim dividend for the half- 
vear at the rate of 1 per cent. per annum on the consolidated 
stock, including the deferred ordinarv stock; also interim 
dividend on the surplus land stock at the rate of 22 per cent. 
per annum. 

Liverpool Overhead Railway Co.—Interim dividends for 
the half-year ending June 30th at the rate of 5 per cent. per 
annum on the preference shares, and 2} рет cent, per annum 
on the ordinary shares, 
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Prespectuses.—Bullers, Ltd. — The list of subscriptions is 
on or before tomorrow, in an issue of £950,000 first 
mortgage 6 per cent. (free of tax) redeemable debentures 
of £50 and £100 each. The proceeds are required to replace 
expenditure incurred in the erection and equipment of the 
new works at Milton, and to provide additional working 
capital. The net profits for the past four years subject to 
E.P.D. and income tax have been: 1916, £41,794; 1917, 
£71,461; 1918, £52,488; 1919, £71,021, and.the dividends for 
these four yeare were 74 per cent., 10 per cent., 10 per cent., 
and 194 per cent., free of tax, on the ordinary shares. 

The Telephone Manufacturing Co. (1920), Ltd.—This com- 
pany is offering until August 4th an issue of 100,000 ordinary 
shares of £l each at par. It was formed in May last to 
take over a complete organisation for the manufacture, in- 
stallation, and maintenance of the New System inter- 
communication telephones. The company acquires the busi- 
ness and assets of the Telephone Manufacturing Co., Ltd., 
and the entire issued share capital of 13 allied installation 
companies which are carrying on operations in different parts 
of the United Kingdom. It is stated that contracts already 
entered into provide a yearly rental exceeding £75,300. The 
works are at West Dulwich, and they are being enlarged to 
cope with the business offered. The object of the issue is 
to pay for the extensions and to provide additional working 
capital. The nominal capital of the company is £600,000, 
and that issued (including the present offer) is £410,000. 
The purchase price has been fixed at £307,400. The profit 
for the last financial year is put at £57,904, subject to taxa- 
tion, or over 18 per cent. on the purchase price, and five of 
the installation companies have not yet completed their first 
financial year. The company anticipates that the demand 
for its installations will increase beyond the present large 
dimensions in consequence of the introduction of higher tele- 
phone rates by the Government. 

The Brush Electrical Engineering Co., Ltd.—The list is to 
close to-day in an issue of 339,512 ordinary shares of £1 each 
at par. The proceeds are required for paying for extensions 
to buildings and plant, providing additional working capital, 
and erecting houses for workpeople at Loughborough. 

The issue of 7 per cent. seven-year notes by Vickers, Ltd., 
was fully subscribed. 

The recent issue of short-term notes by Fullers United 
Electric Works was over-subscribed. 


Chili Telephone Co., Ltd.—Mr. C. W. Parish presided 
on 20th inst. at the annual meeting. He referred to the 
extension progress that had been made during the year of 
trunk and other lines, new offices, the acquisition of new 
sites, &c. The new automatic ewitchboard now being made 
for Valparaiso would be installed in 1921. They had acquired 
the business of the Antofagasta Telephone Co., and of the 
company operating at Calama. Negotiations respecting the 
renewal of the company's concessions were in progress, and 
were expected to terminate this year. They could not de- 
velop their business unless the Government granted reason- 
able security of tenure; in view of the increasing cost of 
plant this was now very vital. 


Electro Bleach & By-products, Ltd.—It is announced that 
Sir Halford J. Mackinder, M.P., chairman of this company, 
and Mr. E. G. Cubitt have retired from the board, the ex- 
change of shares with Brunner, Mond & Co. having now 
been carried through. 


Marconi Wireless Telegraph Co. of Canada.—Net profit 
of $102,130 for 1919, increasing the surplus to $395,918, which 
is carried forward, subject to Government taxation.—Finan- 
cial Times. 

Mather & Platt, Ltd.—Interim dividend of 3 per cent., 
free of tax, on the ordinary shares for the half-year ended 
June. 

Chatham & District Light Railways Co.—Interim divi- 
dend of 5 per cent. per annum on the ordinary shares for 
the half-year. | 

Chelsea Electricity Supply Co., Ltd.—Interim dividend 
of 5 per cent. per annum, less tax, on the ordinary shares 
for the half-year. 

Kensington & Knightsbridge Electric Lighting Co., Ltd. 
—Dividend of 4 per cent. on the ordinary shares for the 
half-year ended June 30th. ‚ 

Bournemouth & Poole Electricity Supply Co., Ltd.—In- 
terim dividend on the ordinary shares for the half-vear ended 
June, at the rate of 5 per cent. per annum, less tax. 


Lanarkshire Tramways Co.—Interim dividend of 5 per 
cent. per annum, less tax, for the half-year. 


* 


STOCKS AND SHARES. 


TUFSDAY EVENING. 
Stock ЕХСНАКОЕ markets are in a somewhat depressed con- 
dition, There is nothing much in the situation to induce 
fresh enterprise, and the talk of cheaper money is stilled, 
Foreign politics are in too much of & broil to infuse confi. 


dence into the Stock Exchange markets, while at home the 
deplorable chaos in Ireland is an undoubted factor in check- 
ing business, though little connection may be apparent at 
first sight between Stock Exchange securities and Sinn Fein 
outrages. New issues come along at a rapid rate, and in 
spite of the public's caution in regard to money, the good 
stocks are placed without difficulty. 

Underwriters of the Calcutta Electric Supply 5 per cent. 
debenture stock, tax free, issued at 95, were left with 40 per 
cent. of their obligations, and the price started in the market 
at 3 discount. It may illustrate the financial fashion of the 
day if we mention that while the subscription lists were open, 
orders to buy the stock were sent into the market for execu- 
tion 1f the price, when dealings began, fell to the neighbour- 
hood of 24 discount. This in point of fact is the quotation at 
which business was done at the start, and considering the 
security, the stock is cheap at anything like this figure. 

Fuller's United issue was taken, we understand, without 
the underwriters being. called upon to pay for any of the 
stock. Several newcomers have put in an appearance this 
week. An amount of £250,000 first mortgage 6 per cent., 
free of income tax, debentures in Bullers, Ltd., has been 
offered at 100. The security is well covered. The eubscrip- 
tions were to close on or before Saturday in this week. Тһе 
Telephone Manufacturing Company offered 100,000 ordinary 
shares of #1 each at par, the list being due to close on or 
before August 4th. The company was formed in May this 
year to acquire the business and assets of a company of the 
saine name, together with those of thirteen allied installation 
concerns. There ought to be wide scope for a company of 
this kind, but the shares naturally possess a speculative 
flavour. Brush Electrical Engineering has issued 339,512 
ordinary shares of £l each at par. : 

Amongst electricity supply issues, City of London prefer- 
ence have improved to 17s. 6d., and County ordinary receded . 
to 8. Otherwise there is no change in the list. A fair amount 
of business is being done in Westminster ordinary, and seeing 
that the shares pay nearly 10 per cent. on the money at the 
present price, it is not surprising that they are being in- 
cluded amongst investment holdings by people who consider 
it well to spread their interests over various branches of in- 
dustry. Edisons in the manufacturing group eased off to 
23s. 9d., and there is some little disappoifitment felt in the 
absence of any announcement as to the outcome of certain 
negotiations which were said to be going on a month or two 
back with other companies. The rumours may have been, of 
course, market gossip, but they certainly were substantial and 
explicit. Siemens at 95s. 6d. are a few pence down. 

The Kensington Company has declared an interim dividend 
of 4 per cent. as against 24 per cent. a year ago. This came 
as a surprise. So much so, in fact, that the notification was 
'" checked " on the telephone by certain doubters who held 
the news to be too good to be correct. But the price of the 
shares is unchanged. 

Already foresight is beginning to lay plans with a view to 
taking advantage of what possibilities may come about by 
reason of the partial removal of E.P.D. next spring. The 
Government declining at present to make any material move 
in the direction of economy, it is argued that other taxes will 
have to be imposed in one way or another to take the place 
of any taken off. This contention is weighing with those who 
look at tax-free securities with particular attention at anv 
period when new taxes may be looming in the distance. The 
cable group naturally comes to the front in such circum- 
stances, and Eastern ordinary and Globe ordinary are both 
better this week. It is asked whether the companies can 
maintain the increased dividends of 10 per cent. on the 
largely augmented capital recently raised by the Eastern, 
Eastern Extension, Western and Globe undertakings. The 
market view is that the companies would not have increased 
their dividends had the directors not been able to see their 
way to maintain them on the extra capital now employed, 
and if the 10 per cent. dividends, free of tax, are continued, 
certainly the yields now offered look tempting enough. 
Eastern Extensions and Eastern ordinary both pay roughly 
6i per cent., on the money, free of tax, equivalent to practi- 
cally 10 per cent. with tax at 6s. in the £. Going into the 
matter mathematically, it will be found that the new shares 
are в little cheaper than the old, though there ig not much 
in it. 

Home Railway stocks have fallen sharply, owing to the 
hopelessness of the .position as it stands at present. Though 
rates may be increased, it is felt that this will stimulate 
motor competition very considerably. and therefore that Sir 
Eric Geddes is not justified in looking for such railwav 
receipts as will enable the companies to inake good the deficit 
of 56 million pounds per annum with which they are faced 
under the existing fares. Metropolitans have dropped 14 to 
904, although Districts keep steady. The Underground Elec- 
tric Railway group is fairly firm, owing to the prospect of 
the omnibus and charabanc part of the business being largely 
developed and encouraged by the increased railway fares. 
The £10 shares, however, are lower at 90s, although the 
shilling variety stiffened to 68. 
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There is not much doing in Marconig, the ordinary ehares 
remaining at 3 and the preference at 24. Marconi Marines 
are 35s., Canadians lower at 9s, Oriental Telephones at 2j 
continue their upward advance, and other telephone shares 
are steady. 

The curious anomaly is presented of Anglo-Argentine Tram- 
way first preference, now in receipt of dividends, standing at 
91, while the second preference are 4 higher. The latter, 
however, carry arrears of 44 years' dividends, which in time 
will probably be paid off, because the Argentine Republic is 
certainly going ahead financially and industrially, according 
to the commercial reports which reach this country week by 
week. Brazilians, on the other hand, are inclined to be dull, 
though at this juncture prices are swayed more by the finan- 
cial atmosphere prevailing in Paris than by Brazilian con- 
siderations. In Mexicans, the attitude is one of pronounced 
caution. Everyone is looking for a rise, everything seems 
ready for a rise, but the guerilla warfare breake out 
sporadically, and people are afraid of venturing into Mexicans, 
although, on the other hand, holders of the stocks decline to 
sell just as the outlook gives о of better things. 

In the armament group, the new issue recently made by 
Vickers was taken by the public, and, although the Armstrong 
64 per cent. second debenture stock was partially left in the 
hands of underwriters, & free market has sprung up in the 
stock on the basis of 24 discount below the issue price of 95. 
Rubber shares are listless, with nothing of consequence doing, 
though the optimists continue to hammer away at their con- 
viction that the price of raw material is certain to increase in 

rice during the next few months. Of which there is small 
indication at the present time. 


SHARE LIST OF ERLBOTRIOAL OOMPANIES. 
Шоми Fr. normorrr COMPANIES, 
Dividend 9 


— 22^ Yield 
1918. 1919, 1990. Riseorfall. p.c. 

Brompton ee ee ee 8 19 — 49 8 9 

Oharing ee 4 7 — 10 0 0 
do. do, do Pref... 4 43 = 6 8 8 

Chelsea.. ee ee ee o 8 == 8 0 0 

Ону of London. 8 10 1 — 8 17 10 

do. $ per cant, Pret, . 6 6 11 4 6d. 617 9 

do 40.6 P 6 6 A + %86 
oen в == 

рег e ee 6 7 [| — 8 16 0 

London ИП ee e. ee Nil 2 i} — 6 0 0 
до. do. 6 pet cent. Pref... 6 6 8 -— 10 0 0 

r = 3H 
oen е өө = 

Bi. James’ and Pal oo . . 10 12 — 8 16 10 

South Metropolitan Prei. 1 1 1 m $0 0 

Westminster Ordinary .. .. 8 10 tà == 915 9 

TELEGRAPHS лир TELEPHONES, 
Auglo-Am. Tel, Pref, 0 0 ee 6 6 — 7 11 0 
do. ee ee 88/6 1% <me 8 11 5 
т e ee ee ee 8 6 — *4 16 0 
Cuba Sub. ee 0 0 ee 1 1 = *8 4 8 
Bastern Extension .. T ee 8 10 — *$ 18 0 
rn Tel. T ee 8 10 +1 *8 16 6 

Globe Tel, and Т. Ота, .. «„ В 10 +2 8 15 7 
do, do. [] ee ee 6 6 — 7 1 3 

Great Northern oe ee 22 99 — 10 4 8 

Indo- ee ee oe 18 10 -— 8 в 8 

0 ee oe ee 26 95 A — 8 6 8 

Oriental Telephone Ord. .. .. 10 12 9 ++ 4 16 0 

United R. Pia Tel. oe ee 8 8 -x 5 16 4 

West Indis and Panama .. . 1/8 Nil tè — Nil 

Western Telegraph.. ee „ 8 10 — *8 18 4 

Номи Ran. 

Oentral Topaca Өт. Assented .. 6 é == 819 9 

Me ee oe 1 it —1$ 6 2 0 

Underg u e. Шш м 1 - NM 

n ° == il 
0, do, "д" Nil NO 5/- 4 6d. Nil 
do. do. Income б 4 563 == — 
Forzion Trams, &c. x 

Anglo-Arg. Trams, First Pref. .. Nil 5 Bt —1 8 9 2 
do. do. and Pref, ee Nil N 1 bà — Nil 
299; йо. b Deb. ee Ni 584 — 8 11 0 

y Electric Pret. . 6 18 — 410 0 
үү 5 leo. Riy. Pios, 5 b b6 — 8 17 0 
do. od 4 6 — 9 7 0 

4% 2 33 N B 15 — 5 10 1 
0. 0. А oe — 714 7 

Mexico 5 per cent, Bonds.. ni Sh 80 — Nil 

do. Де cook Bonds.. Nil Nil — нп 

Mexican Light Gommon .. . Nil Ni 14 — Nil 

do. Pref. ee ee Nil Nil 954 -— нп 
do. 1st Bonds ee ee Ril Nil 48 — Nil 
' Manvuractunmmeé COMPANIBS. 

Baboock & Wiloox .. oe ° 18 16 9g — % 14 4 
tish Aluminium 9 өө . 10 10 18 = 9 8 3 
tish. * ee ее 1% 16 12i — 8 5 6 

Callenders 0 ee ee 63 p^ 1 14 == 11 8 6 

97 © ee oe ce NJ. = 1 4 b 

Castner. Kellner ee 920 17 8 — 518 4 

Orompton e. ee oe 10 10 19,6xd -— 10 5 9 

Kdison-Bwan "А" . ee 10 10 1; == 4 8 8 5 
do. do. b per cént, Deb. . b 5 784 — 8 5 9 

Gen. Neo. [] ee ee ee & 64 18/6 == 1 0 5 
do. . Ога .. А . 10 10 80/6 — 26 11 9 

enley ee ee ee ee 0 0 95 15 1 as 8 0 0 
do. 4à oe ee e f ee 10° Кы 9900 — 18 i 6 
eo ee ee ) — 

Met.-Vickers Pret, ee ee ee == 8 . = | 1 6 1 

Biemens Ord.. e е „„ 10 10 35,6 -6d. 2717 0 

Telegraph Con. „% 9 20 504ха - % 11 0 


* Dividonds paid {ree of Incomc, Tax. 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
апа they may vary according to quantities and other circumstances. 


Tuesday, July 27th. 


a Acid, Oxalio ... В 8 „. per lb. 4 6d. dec. 
а Ammoniac Bal per ton | £1 m 
a Ammonia, Muriate (large nt! = | 492 ы» 
a Bisulphide of Carbon " Ан uie 
a Borax e.. eee "T ,» | 450 £8 inc 
a Copper ‘Balphate fe Sie wera a d 544 £8 dec. 
а or ate. .. per ld. 1/- e 
, Perchlorate еа "P 75 ] 1 ese 
a Shellac .. S . perowt. £1 ine 
a Sulphate of Magnesia ... рег ton 218 i 
а Sulphur, Bublimed Flowers... T ' 498 Жыз 
Lump eee oe 99 #35 өөө 
а а Вода, Соз ; e.. рег 2 hr E 
sais $e n oe 
а а Bodium к че MA casks per lb. Seb A 
5 &с. 
g Babbitt’s Metal рег ton £118 to 4845 T 
c Brass (rolled metal 2 to 12 basis) per lb. . 1/8} 98 
E „ Tubes (solid drawn). „ | to 1/64 Es 
Wire, besis ese Т 1 - 
c с Copper Tubes (solid drawn)  .. m | 1/8 m 
E ik Ende реи A . per ton 41 £8 ino 
g Т) Bheet .. "TT coe 99 | 2164 £8 inc 
a [I] Rod өөө 97 £164 £3 inc 
d » (Electrolytic) Bars ak »" £114 £4 ino. 
d [1] 99 Sheets „өө ”„ 2156 * 
d T T Wire Rods.. Т £180 5 Ino. 
f „ вве. 45 " 8/- 
f Shee [| oe ove ое 97 9/6 ° 
n German Silver Wire EN " 8/- 
A Gutta-percha, fine ... Ses 90 „ 14/- . 
А 1ndisa-rubber, Para fine » | 1/10 14. dec 
i Iron Fig ( (Cleveland Warrants)... per to Nom. к 
: Lina Wire, galv. No. D P.O. qual. » | £59 e 
English Pig bot. £20 0 £21 iei 
3 .. рег | ‚о Э 
g Mercury iss casos) amall . per lb. 6d. to 4/6 
: 55 " " medium. " 5/- to 10/- 
71 large eee » 19/6 to W / & пр 
: Phosphor Bronze, piain castings 10 1/6 to 1/11 
| 4 [T] $? rolied bers and rods [T] : 9/3 to 2/8 
d ji ДА rolled strip & sheet M i 9/8 to 9/9 
r Silicium Bronze Wire du .. per lb. 1/111 
g Bteel, Magnet, in bars з 1/8 
я Тїп, Block (English) ton £266 to £267 Nue 
Wire, Nos. 1 to 16 per Ib. 4/9 ec 
* White Anti-friction Metala por ton 480 to £835 £10 deo, 
Quotations supplied by— 
а G. Boor & Co. James & Sbak 
e Thos. Bolton & Sons, Ltd. Б рамата Till & 
d Frederick Smith & Co. Bolling & Lowe 
e F. Wiggins & Bons і Richard Johnson & Nophew, 144, 
f India-Rubber бома. Регоћа апа n P. Ormiston & Sons. 
Telegraph Works Oo., r W. F, Dennis & Co, 


The Institute of Mine Surveyors.—At a general meeting 
of the East Glam. Branch at Pontypridd, on July 23rd, under the 
presidency of Capt. J. W. Walker, M.C., it was gratifying to note 
the large number present, which indicated the rapid growth of the 
Surveyors' Institute, and the keen interest taken by all its members. 
After the usual preliminaries. the President called upon Mr. 
William Thomas, Principal of the Cambrian Correspondence School, 
Porth, to read a paper on " The Magnetism of the Earth and ita 
Effect on Iron and Steel," which proved very interesting, and was 
followed by & discussion. A limited number of typed copies of the 
paper will be distributed gratis to anyone interested, on receipt of 
three penny stamps to cover postage. 


New Use for Electric Furnaces.— Electric ferro-alloy 
furnaces have been diverted to a most interesting use commercially, 
says Engineering, quoting Zhe Iron Age, of New York. A southern 
company, which made synthetic pig-iron, ferro-manganese, ferro- 
silicon, and other similar products during the war in its electrico 
furnaces, found itself after the armistice faced with the problem of 
discovering a profitable use for its equipment. Prices for ferro- 
manganese and low-phosphorus pig-iron had declined, and in the 
production of certain other alloys there was keen competition. The 
result of wide investigations has been the manufacture in this type 
of furnace of phosphoric acid and potash on a fairly large scale, 
For making phosphoric acid, phosphate rock is smelted in the 
electric furnace. the phosphorus being driven off as phosphoric 
oxide, suspended in the gases, These are collected and treated by 
the Cottrell electrical precipitation system, in which the phosphorus 
compounds are collected electrically as a fine powder. By further 
treatment and concentration a superior product is obtained, free 
from any of the impurities which are present when sulphuric acid 
is the disintegrating egent. In the manufacture of potash, southern 
shales are similarly treated, with the formation of oxides of 
potassium in the gases and their electrical precipitation and 
collection, The substitution of electricity for expensive. chemicals 
in these interesting cases is not only a feature of this new practice, 
but there is the other novelty that electricity is used both as the 
destroying or breaking-down agent and ag the medium by which 
the final products аге recovered, 
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INCREASE OF RENT ACT AND BUSINESS PREMISES. 


By W. VALENTINE BALL, O. B. B. 


Now that the Legislature is definitely committed to the 
policy of interfering between the landlords and tenants 
of business premises, it seems to be desirable to say a 
few words about the recent Act of Parliament by which 
this interference is effected. It should be observed that 
what follows is but а brief summary of an Act which 
abounds in qualifications and provisoes. It is essen- 
tially a lawyers' statute. 

The term ‘‘ business premises’’ is not defined, but 
it seems (having regard to S. 12 (1) (d) of the Act) to in- 
clude all premises required for '' business, trade, pro- 
fessional purposes, or for the public services.“ It would 
include, therefore, a shop for the sale of electrical 
fittings, а factory or workshop, or the office of an elec- 
trical engineer. It only applies, however, to such pre- 
mises: where the annual amount of the standard rent 
or the rateable value does not exceed in London £105; 
in Scotland £90; and elsewhere, £78. 

The Legislature has thought proper to restrict the 
powers of the landlord in two ways. In the first place, 
he may not increase rent by more than a certain amount. 
In the second place, his ordinary right of recovering 
possession is considerably restricted. 

With regard to rent, the Act provides by (S. 1) that 
where rent has been increased since March 25th, 1920, 
to more than the standard rent, the increase may not 
(subject to an 'exception to be presently mentioned) be 
recovered. ‘‘ Standard rent’’ means the rent at which 
the premises were let on August 3rd, 1914. 

Certain additions may, however, be made to the 
standard rent. These include:— 

(a) Six per cent. on the amount of expenditure in- 
curred on improvements or structural alterations since 
August 4th, 1914. | 

(L) Increased rates payable by the landlord. 

(c) In addition to the above amounts 35 per cent. of 
the net rent. 

(d) Where the landlord is ТЕРЕТА for Ње whole 
of the repairs an amount not exceeding 25 per cent. of 
the ''net rent," or where the landlord is responsible 
for part of the repairs, such lesser amount as may be 
agreed, or as may be settled by a county court judge in 
case of a dispute. : | 

It will thus be seen that even in а case where a land- 
lord has effected no repairs or alterations he may in- 
crease the rent of business premises by 25 per cent. 
So, if under a tenancy expiring on September 30th, 
1920, the rent was formerly £100, the landlord might 
refuse to renew except upon the terms of the tenant 
paying £135; or he might let to a new tenant at £100. 
In order to raise rent, however, a landlord must serve 
a four weeks' notice in a form which is provided by 
statute. It is to be observed generally that a transfer 
by & landlord to a tenant of any burden previously 
borne is to be treated as an alteration of rent. 

No premium may be charged in addition to rent. 

Coming now to the restrictions which the Act places 
upon recovery of possession, it may be premised that 
apart from legislation & landlord has the right to 
resume possession of premises on the expiration of a 
lease or tenancy, or, in certain cases, upon breach of 
covenant by the lessee. The various Rent Restriction 
Acts passed since 1915 have very much curtailed this 
right of the landlord, and the Act now under notice 
affecta the landlord of business premises. 


It provides that no order or judginent for the recovery 
of possession of business premises, or for the ejectment 
of a tenant, shall be made or given unless: — 

(a) Any rent lawfully due from the tenant has not 
been paid, or any other obligation of the tenancy so 
far as the same is consistent with the provisions of the 
Act has been broken or not performed. 

(b) The tenant has been guilty of а nuisance, or the 
condition of the premises has deteriorated owing to 
acts of waste by, or the neglect or default of, the tenant. 

(c) The tenant has given notice to quit, and in con- 
sequence the landlord has contracted to sell or let the 
premises, or has taken any other steps as а result of 
which he could be prejudiced if he could not obtain 
possession. 

(4) The — (€ аге reasonably required by the 
landlord for business, trade, or professional purposes, 
or for the public service, and (except as otherwise pro- 
vided by this sub-section) the Court is satisfied that 
alternative accommodation, reasonably equivalent. as 
regards rent and suitability in all respects, is available. 

(e) (Omitted as not being of special interest), and 

(f) The landlord became the landlord after service 
in any of His Majesty's Forces during the war and 
requires the premises for his personal occupation, and 
offers the tenant accommodation on reasonable terms 
in the same premises, such accommodation being con- 
sidered by the Court as reasonably sufficient in the 
circumstances, or 

(g) The premises are required for occupation аз а 
residence by a former tenant thereof who gave ир occu- 
pation in consequence of his service in any of His 
Majesty's Forces during the war. 

(h) The premises are bona-fide required for the pur- 
pose of a scheme of reconstruction or improvement 
which appears to the Court to be desirable in tlie public 
interest. 

The existence of alternative accommodation is not, 
however, to be made a condition where (¿nter alia) the 
landlord gave up the occupation of the premises in con- 
sequence of his service in any of His Majesty's Forces 
during the war, or where, in the opinion of the Court, 
greater hardship would be caused by refusing an order 
for possession than by granting it. This latter proviso 
only applies to cases in which the landlord became such 
before September 30th, 1917, March 5th, 1919, or May 
20th, 1920—the date applicable depending upon the 
Rent Restriction Act which was then in force. 

The task of those who have to interpret this com- 
plicated enactment is certainly not enviable. It may 
be assumed that no tenant who is anxious to retain 
possession will allow his rent to fall into arrears, or 
commit any breach of his contractual obligation. But 
what meaning is to be attached to the phrase '' accom- 
modation reasonably equivalent as regards rent and 
suitability in all respects "? In the case of a factory 
or workshop, will it suffice to offer similar premises in 
another district? 

Again, suppose the tenant has sub-let, and there is 
no restriction against sub-letting, may he go on paying 
£z in rent while he is making .£z 4 y out of his occupa- 
tion? It is a curious fact that although an Act passed 
on December 23rd, 1919, placed some restriction upon 
sub-letting, the new Act which repeals it does not do so. 

It is material to notice that although in its general 
application the Act is to remain in force until June 24th, 


1923, as applied to business premises it expires on June 
24th, 1921. 


154 


THE ELECTRICAL REVIEW. 


[Vol. 87, No. 3,297, Juxv 30, 1920. 


— ———— HÓA CQ€—————————————— áÓÓÉÍ— — À 


MAINTENANCE INSULATION TESTS ON ! 
ELECTRIC CABLES. 


Bv L. R. LEE. 


Ir is fairly certain that most engineers engaged in the 
maintenance of large cable networks will agree that 
even under existing circumstances time spent on the 
systematic and periodical testing of the principal cables 
attached to а network is time well spent, and is, in fact, 
an insurance against serious breakdown, and that they 
who do not carry out such tests are to a certain extent 
living in anything but a paradise. It may be thought 
at first sight that the periodic insulation testing of 
lead-sheathed paper-insulated cables unless carried out 
very frequently indeed would not result in saving break- 
down, but it can be stated without hesitation that on 
4 modern and well-impregnated paper cable, a fault 
due to puncture of the lead sheath and the consequent 
ingress of soil water takes two or three months to mature, 
so that insulation tests taken, say, once every four 
weeks, are quite sufficient to save a bad burn out. 

Having, however, decided that the testing is well 
worth the doing, one is up against the fact that in un 
industrial area it is almost impossible to get a cable 
down to permit of the testing, as usually carried out, 
viz., from the conductors to earth or lead sheath, unless 
the work be done either at night or on a Sunday. "There 
are even many cases where, unless the consumer is sup- 
plied on a ring main, his supply cable cannbt be switched 
out at all for months at a time. 

À method, therefore, of assuring oneself of the in- 
tegrity of the lead sheath of а cable, and the consequent 
well-being of the insulation, is required, which can be 
applied at any moment, the cable being either alive 
or dead. It is claimed by the writer that he has 
succeeded in devising such a method, which is automatic 
in its action, and is not dependent on (1) the use of a 
test battery; (2) the cleanliness of terminals, to which 
the cable is attached ; (3) the accessories attached to the 
cable being investigated (such, for instance, as current 
transformers), and/or (4) the temperature of the cable. 
To some extent the testing of a cable can be carried out 
hy the incorporation in the cable of a conductor now 
known as a test sheath ’’ or insulated ‘‘ B. O. T. earth 
shield,” but supposing that the cable whilst being laid, 
or at any other time, had become so bruised mechanically 
that the insulation between the test sheath and lead 
sheath of the cable was ruptured, and consequently 
the lead sheath in actual contact with the test sheath 
conductor, then an attempted insulation test on the test 
sheath would give a '' dead earth," although the cable 
would probably be as good as ever under working con- 
ditions. It is not suggested, however, that а cable 
should be left in this condition. Again, with regard to 
(4) above, the basic insulation figure of the ordinary 
test sheath conductor is necessarily of every low order, 
and with many miles of cable in series, and the cable 
warmed up by use, such figure becomes so low as to be 
unreliable as an indicator of the integrity of the lead 
sheath. 

With the new device mentioned above, which consists 
of a conductor composed of wires or strips concentric 
with the cable, and having alternate wires or strips 
composed of dissimilar metals, such, for instance, as 
zinc and copper, or any suitable two metals well sepa- 
rated in the potential series, each being lightly insulated 
and the whole again lightly insulated from the lead 
sheath, no attempt is made to take an insulation test 
in the usual wav, as when the lead sheath of the cable 
is broken or pierced, soil water obtains an ingress to 
the bi-metal conductor, and a primary battery is the 
result, so that on applying an indicating instrument to 
either end of the conductor and across the two metals 
a deflection is obtained. Thus, as above, even if the 
insulation between the bi-metal conductor and the lead 
sheath become broken and the two actually in contact, 
no reading is obtained until an electrolyte is present. 


Assuming in this case that owing to short circuit the 
strips actually damaged gave no reading even with 
the presence of soil water, then one would have several 
other undamaged strips to fall back upon for the pur- 
pose of obtaining readings—hence the necessity of keep- 
ing the strips separately insulated throughout. There 
is, in fact, no deflection obtainable from any other 
cause than that of water chemically impure having 
obtained access to the bi-metal conductor. 

* Indications are therefore of а very reliable character, 
and having obtained a deflection it can be definitely 
decided that water has obtained ingress, and that the 
cable needs repair, for which unhurried preparations 
may be made. ; 

It can also be claimed that so much.in the way of 
spare cables need not be provided, or the tendency would 
be that way, and certainly on new cables all overtime 
requisite for testing under present conditions would 
be abolished. Unfortunately, existing cables cannot be 
treated in like manner. Results which have been ob- 
tained on а sample length of cable, made with the con- 
centric conductor composed of alternate strips of zinc 
and copper, are as follows: — 

The lead sheath of the cable was punctured by a hole 
1 mm. in diameter, and the portion placed in a tank 
containing drinking water from a well. 


Immersion Deflection Cu — Zn 
0 hours. 0 

53 „ eee 17 The instrument 

72 „ whe 5'5 used was a Paul's 
119 „ eae 105 Unipivot galvan- 
145 „ " 114 ometer oalibrated 
215 „ PS 1277 1° deflection = 5 
265 „ bes 17°0 micro-am ps. 
529 „ Pes 23˙0 


\ 

As the water used in the test was apparently fairlv 
pure, it is safe to assume that ordinary soil water would 
give larger or earlier deflect ions. 

It will be seen that the device is equally useful when 
applied to all classes of cables, whether metallic or non- 
metallic sheathed. 

It may be used with advantage on all E.H.T. and L.T. 
power cables, on underground telephone and telegraph, 
and deep-sea cables. 

In practice on power networks the dissimilar metals 
forming the auto conductor would be attached by leads 
to a terminal board at some convenient place in the 
generating or sub-station, and the switchboard atten- 
dant would make observations as many times а day 
ав thought to be necessary. On those networks, there- 
fore, where an insulated test conductor is normally used 
in any case on cables, the actual testing of the cables 
can be carried out systematically, with reliability, and 
at no cost, provided the conductor described above is 
substituted. 

It is perhaps hardly necessary to add that the dis- 
similar metals are kept apart right throughout the 
entire length of the cable, being bird-caged over the 
conductor joints at each cable joint. 

Application for patent rights has been made. 


Саре Town Dispute.— Our correspondent writes :— The 
dispute in the electrical trade has been settled by the Joint Board 
of the Building Trades, in conjunction with the claims of the 
carpenters bricklayers, masons, plumbers. and painters. The basis 
of the settlement isa flat rate for all these trades of 3s. 6d. per 
hour -the carpenters, bricklayers and masons receive this amount 
at once, but the other trades have to be brought up to the amount 
in 18 months bv tbree instalments. The present wages for elec- 
tricians will be 28. 114. per hour for competent men, with a mini- 
mum of 28. per hour for other men above the apprenticeship stage. 
These rates are based on the present cost of living, and the work- 
men get а corresponding increase in case of any further increases 
in the cost of living. but no reductions are to be made for 18 months. 
and after that period only after three months' notice. A feature of 
the settlement is the provision of a holiday fund—2d. per hour is 
deducted from each man's wages and paid into a bank to his credit 
each month. This money is to be paid out to the men before 
Christmas each year, and the men are to have a fortnight's holiday, 
except for indispensable work. The working hours are to be 44 
per week." 
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LEAVES FROM AN INSPECTOR’S NOTEBOOK. 
By “ANODE.” 


Ін all cases where you make an examination of plant 
you have to give the insulation resistance of each 
machine, or a valid reason for not doing so. This 
necessitates a Megger, and the Megger question is one 
which makes an insurance inspector in a large district 
sit up and say things about Messers. Evershed’s that in 
ordinary circumstances he would never dream of say- 
ing. A Megger grows in weight when it is carried any 
distance, and after a mile I guarantee it will weigh 
anything from 150 to 500 lb. according to temperature. 

I found the best way to get over the difficulty was to 
persuade my clients to buy a Megger for their own 
use, so that they could take the pulse of each machine 
once a week and get out statistics, and also that a 
Megger could greatly help them in diagnosing faults. 
(1 must have sold quite a lot of Meggers in this way, 
but did not have the foresight to take up an agency 
for them.) 

A tip about using a Megger. When connecting up to 
make a test, always make the earth connection first, 
then touch the commutator with the end of the other 
lead; if the juice is on, the needle of the Megger 
will jump. This has saved me many a shock. I have 
often noticed how clumsily some people take a reading 
with a Megger. They connect up the leads, take off 
their waistcoats, and set about the Megger like unto 
a coffee mill and grind away for five minutes. Nothing 
is more futile, and, let it be whispered, dangerous. 
The proper way to handle a Megger is to turn very 
slowly for a couple of revolutions, this will bring the 
needle to nearly its correct position, then increase the 
speed in the next couple of revolutions, and you get 
your reading, while turning for ever so long will 
not alter it. To give a Megger to some so-called elec- 
tricians is asking for trauble, especially if it is an old 
220-volt installation and a 500-volt Megger. 

I remember on one occasion inspecting a breakdown 
in a repair works; the trouble was an earth on a small 
D.C. armature. Nothing was apparently wrong with the 
coils, and I suspected the trouble was at the back of the 
commutator. I asked that current be applied to the 
job, so that we could see by the sparking, or smoking, 
exactly where the trouble was. It so happened that at 
the time the current was off, and to my astonishment 
the foreman asked for the shop Megger. He put this 
on to the job, and, after a few seconds’ vigorous turning, 
sufficient smoke came from the back of the commutator 
to indicate the exact place of breakdown. 

On another occasion J was sent out to a colliery to 
examine a main cable which, I was informed, had a 
dead earth on it. It was new, and had not up till then 
been in use. Before starting up, the electrician tested 
it with a home-made testing set, made out of a telephone 
magneto and bell. He found that the bell rang, so 
decided to leave the job for me. On testing the cable 
I got a reading of 100 megohms from my Megger. What 
had happened was that the cable acted as a condenser, 
the action of which was as a sealed book to my worthy 
friend. 

There is a tremendous difference in the way in which 
an inspector’s reports are treated; in some instances 
the reports never get further than the office, in which 
case their value is exactly nil, while if the reports go 
out, as they should, to the electrical engineer, they are 
a very valuable aid to him in keeping an eye on his 
plant, and if they are tabulated the data are of inestim- 
able value. 

In one case, at a large colliery, the engineer asked 
me to give, in addition to the name particulars of the 
machine, the situation of the machine, and the work 
it was doing. This enabled him immediately to locate 
the machines, and have any defects or suggestions 
attended to immediately. We found that at the end of 
three years the number of breakdowns and stoppages 
was reduced to almost nil; in fact, so satisfactory were 


the results obtained, that the company decided to dis- 
continue the insurance, but retain the inspection only. 

An inspector, if he uses tact, can save his company 
a lot of money in the course of a twelve-month, ana 
himself a lot of trouble in making his inspections. Some 


_ inspectors adopt a high and mighty attitude, and get 


the engineer’s back up, with the result that the rough 
places are not made smooth for him. 

One firm with a large installation insured its plant, 
and I had to make the examination. On the occasion 
of my first visit I was treated very cavalierly by the 
engineer, who seemed to think that I was there to spy 
out the land and report апу shortcomings on his part. 
He refused to stop any machines for me, and told me 
that my inspections could only be made in the dinner 
hour, and, further, that I could have no assistance. 
After remonstrating with him, he very unwillingly 
allowed one of his fitters to accompany me on my in- 
spection. After making the inspection I reported the 
result to him, and got him to look at several things I 
did not like. I took the opportunity of pointing out 
that my investigations were likely to be of great use 
t» him in keeping his plant up to an efficient standard, 
and incidentally helping his output. This put the 
matter in a different light, with the result that on any 
future visits the works generally were at my disposal. 

When. my successor -visited these works he made a 
lengthy report on the machines, calling attention to the 
dust in them, but saying nothing about the condition 
of the bearings, brushes, starting appliances, fuses, &c., 
making it appear that the machines were neglected. 
As if vou could eliminate dust in a dusty works! On 
his next visit his pathway was not strewn witu roses, 
and he had a very thin time. | 


ELECTRICITY SUPPLY DISTRICTS. 


' 


THE East MIDLANDS SCHEMF. 


Ф 


AN exhaustive inquiry, before the Electricity Commissioners, 


. Sir John Snell (presiding), Sir Harry Haward, and Mr. H 


Booth, was opened at Nottingham on July 21st, and continued 
on the following day, relative to the Corporation's application 
for leave to borrow £868,000 to carry out the first portion 
of a scheme, the whole of which is estimated to cost ultimately 
£1,009,000, for extending the electricity supply in the city 
and district by the erection of а new generating station, for 
which land has been acquired contiguous to the river Trent 
at Clifton and near the Clifton colliery, which is one of the 
largest mining undertakings in the immediate vicinity of the 
municipal area. The application was contested by the Derby 
and Notts. Power Co., which already possesses statutory 


powers in relation to the district, and offered to supply the 


municipality with the necessary energy from a new generating 
station to be provided at Colwick, which is on the other side 
of the city, and also close to the Trent. The proceedings were 
notable for the support accorded to the company’s project 
by Mr. A. R. Atkey, one of Nottingham’s parliamentary repre- 
sentatives, and himself a member of the Corporation, who 
adopted the view that any alternative scheme which would 
enable the city to avoid so huge a capital expenditure should 
be carefully considered. The inquiry, therefore, resolved itself 
into a consideration of the privileges of public v. private enter- 
prise, the Corporation contending that the company’s applica- 
tion represented an interference with the rights of municipal 
supply. The plant which the Council suggested should be 
installed in the first instance would consist of 20,000 KW., 
estimated to cost, with land, buildings, machinery, &c., 
£752,000, or £37.63 per KW., and the first and second sections 
for 40,000 xw. installed £1,009,000, or £25.225 per kw. The 
proiect is to form part of the general East Midlands scheme 
under which Leicester, Nottingham, and Derby may be 
linked up by an extension of trunk mains, Leicester also 
building à new power station and Derby extending its present 
arrangements. . 

The case for the Nottingham Corporation was conducted by 
the town clerk (Mr. W. J. Board), whilst Messrs. Macmorran, 
K.C.. and Maconachie appeared for the company, Mr. Craig 
Henderson representing coalowners and ironmasters of the 
district. Mr. Macmorran explained that the company had 
powers to provide electricity for the whole of Notts. and 
nart of Derbyshire, including Derby, Chesterfield, Long Eaton. 
Mansfield. апа Nottingham. but in those boroughs it could 
not exercise its powers without the consent of the Corpora- 
tions concerned. The company had an authorised capital of 
£1,800,000 in £1 shares, and it was already supplying elec- 
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tricity in Ilkeston, Heanor, Ripley, Sandiacre, Sawley, Bee- 
ston, Eastwood, Chilwell, Stapleford, Kimberley, Nuttall, 
Gossal, and Annesley, and it had laid cables and was 
prepared to supply two other districts, Belper and Heuge. 
The units supplied in 1912 were 1,839,899, and for the current 
year they were estimated at 10 millions. The proposal was to 
provide a central supply for all purposes from the new works 
to be erected at Colwick, so as to permit of the other plant 
being closed down. The company would be in a position to’ 
supply energy In bulk to all of them, including Nottingham. 
It could do so on reasonable terms, and within a shorter 
time than could be, done by any of the public undertakings. 
There was another large power company in the south formed 
for the county of Leicester. If the Notts. & Derby Co. suc- 
ceeded in its application it would be possible, as the two com- 
panies were practically under one management, to link up in 
such a way that there would be an enormous saving to both 
companies, and this would be very much to the advantage 
of the public. He contended that the generating station which 
Nottingham sought to set up was entirely unnecessary, as 
the company could supply the city with all the electricity 
required. 

Mr. Alfred Holland, chairman of the company, stated that 
since 1913 they had spent £190,500 in that area. They had 
always had in view the erection’ of a power-station at Colwick, 
and would have built it before this but for the war. The 
Midland Coal Products Co., he explained, in reply to questions 
by the town clerk, had selected a site at Colwick adjacent to 
the proposed generating station largely because thev antici- 
pated being able to dispose of their waste heat and gas to 
the Derbyshire and Notts. Power Co. The gross estimated 
revenue of the latter company for this year was £63,000, and 
there would be a surplus of £17,000. 

Mr. II. L. Williams, engineer for Messrs. Balfour; Beatty 
and Co.. estimated the cost of the company's proposed station 
at £840,000. 

Evidence was afterwards given by Mr. J. S. Highfield, vice- 
president of the Institution of Electrical Engineers, who did 
not see how Nottingham could ever require a 240,000-Kw., 
station, its supply to-day being 12,000 KW. only; bv Mr. Arthur 
Green, general manager and secretary of the Midland Coal 
Products Co., Ltd., and by Mr. A. R. Atkey, M.P. 


On the following day Mr. Macmorran, for the company, 
stated with regard to the proposed terms of supply to Notting- 
ham, that for a load not exceeding 6,000 kw. the maximuin 
price, with coal at 20s. per ton, would be £6 per annum, 
plus 0.454. per unit extra high tension, delivered in Not- 
tingham. : "M 
e Mr. G. Balfour, M.P., chairman of the parent companv, 
said that the £6 was the maximum. The most modern gene- 
rating practices would be adopted. He would be willing 
to agree with the engineers of the Nottingham Corporation 
as to coal consumption, апа would be bound to reduce the. 
maximum according to an agreed scale of coal consumption. 

Mr. J. H. Rider, who had prepared the Corporation's 
scheme, expressed the view that the company's proposed sta- 
tion. had. not been designed by people with experience in 
such work. 

Ald. E. Huntsman, chairman of the Corporation Electricity 
Committee, emphasised the consideration that the scheme 
which they had proposed was in the best interests of the 
city. Replying to Mr. Maemorran, he said that there was a 
deficiency of £5,000 on the city electricity undertaking in 
1919. He admitted that during the last few vears they had 
been unable to supply the needs of some important con- 
sulners. He denied that there had been anv narrow shutting 
out of offers upon the part of others to aupply the necessary 
energy because of a preference for a municipal supply. 

Mr. C. Henderson, for the Notts. & Derbyshire colliery 
owners, suggested that the result of а recent conference be- 
tween that body and the Corporation and other authorities 
was that the coal owners did not propose to take electricity 
if it became a Nottingham Corporation scheme solely. 

Ald. Huntsman said that he did not gather that, but no 
doubt if it became a joint authority the colliery owners 
would come in. If it were confined to Nottingham, they 
would not offer electricity to the colliery owners. | 

Mr. Rider explained that the Nottingham station as pro- 
posed was not a scheme for the East Midlands, but for 
Nottingham alone. It was so planned, however, that it could 
be added to, section by section, so as to fit it for the needs 
of the larger area, thus making it a super-power station. If 
consent was given to the Corporation's application, work could 
be started on the new station in a fortnight. 

Mr. C. Н. WorDINGHAM gave evidence, pointing out that, if 
the Nottingham Corporation scheme were not sanctioned, it 
would completely upset the whole project for an electricity 
undertaking for the East Midlands area. 

The Town CLERK OF NOTTINGHAM, in summing up the Cor- 
poration's case, suggested that the company making the rival 
application had been more prolific of legislation than generat- 
ing stations. The conipany had possessed powers with regard 
to this large area since 1901, but up to the present time had 
exercised them to a very limited extent only. The position of 


both applications, with respect to a future joint authority, 
had to be considered. 


Mr. Macmorran, for the company, pointed out that since 
1912, £190,000 had been spent, and Ше total expenditure to 
date had been £350,000. That, he observed, did not look as if 
it was & paper company. They were prepared to go on with 
the developments in 1912 and 1913, but they were held up by 
the war, and after the war the Act of 1919 came into force. 
The company was only now in a position to carry out the obli- 
gations undertaken by it in 1901. The Corporation's appli- 
cation had been made a stalking horse to commit the Coni- 
missioners to some action as regarded a joint scheme. If it 
were only an application for the City of Nottingham he would 
got be there to oppose it, but it was being made a colourable 
excuse far something else. Sanction for its application was 
absolutely necessary if the company was to carry on its 
undertaking in the way in which it was constituted by Act of 
Parliament. : 

The inquiry terminated after lasting two days, and the Соп:- 
missioners, who visited the sites of the projected generating 
stations during their stay in Nottingham, will report in. due 
course, 


THE NATIONAL PHYSICAL LABORATORY. 


(Concluded from page 106.) 


CONTINUING our review of resent work доле st the Laborato: у as 
act out in the annual report. an! with particular reference to e lec- 
trical work, it may be ment:uned tba“ іп aldition to special war 
work, much work of a moce routine character was carried « ut, 
especially as regards instrumenta for the Admiralty and fur power 
p'ant and munition factories. The g:owth of the Navy threw a 
heavy strain on the electrotechnics department as all switchboarde 
and other e'ec'rica! inetruments and materias for the Navy аге 
tete l at Teddington. 

Fundamentul Y s. -The present fitnesa of the Ayrton-Jones 
bi unce for the meoasurem»nt of current in absolute measare 1+ 
doubtful, and some renewals are to be made. Satisfactory re ults 
have been obtained in the use of the balance to measure the mean 
value of a slightly varying curr nt. The precision of measure- 
ments in terms of International units of current, resistance and 
Е М.Е. is not at present во gocd as before the war, 

General Electrical Measurements In 1918, a new method for the 
measurement of the velocities of proj: ctiles was devised, and ex peri- 
menta have been made to determine the utility of the method and 
to obtain information which might lead to considerable use of the 
apparatus. In the latest form of the apparatus a shell is caused 
to pass throu: h several large coils of insulated wire in series and in 
circuit with the primary of a transformer, the secondary of which 
is in circuit with one string of an Einthoven galvanometer. When 
a projectile pa:ses through the coils a current, or change of current, 
is induced in the circuit, and this results in a momentary deflection 
of the galvanometer string. The , hotograph of thed fi ction ач 
obtained on a fast-running kinematograph paper is in a form 
approximating to that ofa complete sine wave. Such tra ea, when 
associated with а time trace. which will be referred to later, enab'e 
the time of passage of a projectile through two coils 10 1 ог more 
feet apart, to be determined with an error not greater than o e 
fifty-thousandth of a second. In addition, by placiog a coil on tbe 
muzzle of the gun, the time at which the bas; of the shell lea vt a 
the тап can be determined with an error not appreciably greatir 
than that already stated. The resulta are regarded as very val uabl.. 
The timing arrangement used consists of an electrically-driven 
fork having a frequency of 1,000 per second. electrically- maintained 
by a triode valve by the method of Prof. Eccles and Mr. Jordan, 
except that the magnet used is a magneto magnet and the anode 
and grid circuits are approximately tuned. A secondary соі] ів 
coupled to the anode inductance coil and placed in circuit, through 
a resistance, with one string of the Einthoven galvanometer tunel 
approximately to the frequency of the fork. The vibration of the 
string is recorded on the photographs as a sine curve. At present, 
the photographs are taken on bromide k'nemategraph paper, the 
paper travelling at about 34 metres per second, but this speed it is 
hoped to increase very conaiderably. 

Advance has been made in the calculation of effective resistances 
at wireless frequencies, and the measurement of such resistances, 
using the very steady undamped osciLati»rs provided by triode 
valves. The problem of the measurement of effective inductanoa 
of four terminal standards of resistance is being attacke. l, and very 
satisfactory results have been obtained. Comparison of standards 
of radio-frequency has been commencel, with very encouraging 
resul's. К. 

Investigations have also been made with regard to improvements 
in compass maznets and the most aiitable temperature of quench- 
ing. The magnetic properties of bara having various proportious 
of carbon and tungsten have been d t rmined, and some experi- 
menta have been made on the rate of decay of the moment of magnets 
which were magnetized immediately after quenching. Some 
measurements on the hysteresis loops of magnet steels at various 
temperatures have been made, which show that remanence 
increases and coercive field diminishes with rise of temperature. 
These results indicate that the temperature coefficient of. bar 
magnets ca. be made negative, positive, or zero by altering the 
ratio of length to diameter. 

Electretechnics.—The economy of turbine-generators is tested by 
the amount of steam used per unit of electrical energy generated. 
A large number of instrumenta used in such tests are received for 
calibration, and the engineers of some of the largest generating 
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plant make a practice of sending their reference instruments to 
the laboratory from time to time. The experience of several years 
of the acouracy obtained from instruments used for important tests 
shows that there is often much to be desired in their performance, 
the chief errors being commonly due to the properties of the series 
transformers employed. Experimental revolution counters of an 
electromagnetic type are in hand for the Air Ministry. 

Experiments are being made, in oonjunction with the Osram. 
Robertson Research Laboratory, to adapt the gas filled lamp for 
instruments whose indications are read by the reflection of light 
from a mirror, and they promise to afford a satisfactory solution of 
the problem. j ў 

А research on oils used in transformers was undertaken with the 
assistance of the Ministry of Munitions in 1918-1919. Owing to 
the war conditions prevailing, it was only possible to carry out a 
portion of the progamme intended. 

Owing to the delay in delivery of a motor-generator set, it hae 
not been possible to complete the research dealing with buried 
cab'es. The values obtained for the temperature rise in cables laid 
in different ways seem to indicate that cables drawn into ducts 
become the most heated, armoured cables laid direct are the coolest, 
whilst solid-laid cables oocupy an intermediate position. But an 
examination of the cables used in the testa showed that whereas 
the thermal resistivities of the cables laid solid and in the duct 
were of the same order, about 1,040 thermal unite, that of the 
armoured cables was considerably lower, about 667 thermal unita. 
This uifference between the thermal constants represents a differ- 
enoe of about 20 per cent. in the current required to produce а given 
temperature rise, and when corrected for, brings the results with 
the armoured cables and those laid solid in bitumen much oloser 
together. 

For practical purposes, a cable may be assumed to have reached 
ite maximum temperature when it has attained 98 per cent. of its 
full temperature rise; this occurs after 20 hours in the case of а 
cable in а duct. after 70 hours їп а cable laid solid in bitumen, and 
after about 80 hours in an armoured cable. 

In order to ascertain the maximum temperature to which cab'es 
can be subjected for long periods without damage to the dielectric, 
the materials used in insulating cables are being examined 
separately so far as samples can be obtained from the makers. 

The difficulties experienced by instrument makers in obtaining 
satisfactory supplies of special resistance alloys, and, more parti- 
cularly, manganin, led to the investigation of these materials. 
Difficulties experienced are want of constancy and a large tempera- 
ture coefficient of resistance. It was found to be impossible to 
fix the reason for the large differenc:s, and as an attempt to trace 
these troubles from the source, some manganin alloy was male in 
the metallurgical department of the laboratory and rolled into 
rods. These rods, when tested, had a temperature coefficient of 
resistanoe as small as that of the very best material hitherto 
obtained from Germany. Subsequent drawing, however. showed 
that the annealing between some of the drawing processes was 
largely or entirely responsible for the change in the coefficient. 
Further bars were, therefore, supplied to be drawn down as far as 
possible without annealing. The samples were then tested for 
temperature coefficient, annealed and re-tested. Jn this way wire 
has been produced down to the very finest siz»s, in all cases 
having & very small temperature ooefficient. Further work has 
resulted in one maker drawing all sizes of wire down to 0°07 mm. 
without intermediate annealing. 

Several new types of insulating materials have been tested 
during the past year, both for Government departments and private 
firms, and in addition. the research on composite insulating 
materials, organised by the Research Committee of the Institution 
of Electrical Engineers, has been put in hand. 

The special requirements of the Air Ministry for light weight 
accumulators having a high capacity have resulted in a number of 
tests being made on the various types. Tests made to determine 
the capacity at temperatures down to — 20° C., were uncertain to 
within + 10 per cent. owing to the inconsistency of the accumu- 
lators, but, broadly, the capacity decreased by 50 per cent. when- 
the accumnlator was maintained at a temperature of — 20° C. 

Heat Divisiuon—In the physics department a line of investi- 
gation now in hand is the development of instruments for the 
determination of the humidity of air in cold stores. One of the 
two methods submitted is an electrical one depending on the 
sudden evolution of heat from dry cotton when exposed to a moist 
atmosphere. 

Radium and X-Ray Work.—The number of samples of radium 
of high c ntent tested during the year was 88, containing altoge her 
about 6,175 milligrammes of radium bromide of the approximate 
value of £80,000. 

The radium tests have hitherto mainly been carried out with a 
combined gold leaf electroscope and an ionisation chamber. A 
second method, due to Rutherford and Chadwick, has been 
developed and put into use this year, several improvements being 
effected in the method of manipulation. It is a null method in 
whieh the ionisation produced by the radium under test is balanced 
against the ionisation produced in a standard chamber ; the balance 
is detected by means of an electrometer. The results obtained by 
this method agree with those obtained by the direct method of 
comparison to well within + 1 per cent. 

Measurement of the absorptive qualities of materials used for 
protective purposes in radiography had to be abandoned owing 
to pressure of other work in connection with the war. Prepara- 
tion is now being made to proceed with the investigation. Recent 
investigations on the diffraction of X-rays by orystals have shown 
that X-rays are of the same nature as light waves, but have a 
much shorter wave-length than light waves. It is proposed to 
find the absorption of the material under test for definite wave- 


lengths chosen from different parta of the X-ray spectrum, and 
covering the whole range of wave-lengths likely to be met with in 
ordinary practice. 

With regard to the examination of materials by X-rays, a number 
of specimens of clay pots have been examined radiographically. 
Minute air-holes, specks of heavy material such ав iron oxide, and 
bite of plaster from the mould embedded in the olay were readily 
detected. After firing the pot, the iron oxide fused with the clay 
in its immediate vicinity, leaving a cavity in the centre. Further, 
examination of the green pots for air-holes was carried out with 
the fluorescent screen ; this method proved effective and rapid for 
detecting air-holes. Radiographs taken of magneto distributors 
known to be faulty, show that the faults can readily be detected 
by this method. 

A large number of experiments were made and new devices 
invented for war purposes ; some of these cannot be reported upon, 
but a brief resumé of many of them, details of some of which have 
already been published, are given in the report. 


— 


THE BIRMINGHAM HEALTH EXHIBITION. 


(By Our BIRMINGHAM CORRESPONDENT.) 


THE most popular feature in connection with the Royal Sanitary 
Institute Congress at Birmingham is the Health Exhibition 
of Appliances for Housing and General Sanitation and matters 
relating to health and physical welfare, at Bingley Hall. It 
was formally opened on July 19th by the Lord Mayor of 
Birmingham (Ald. W. A. Cadbury), with whom was Viscount 
Astor, President of the Congress, and it will remain open until 
August 5th. The great hall is filled with an immense variety 
of things of hygienic and home interest, and, naturally, elec- 
trical appliances occupy a very prominent place in the exhibi- 
tion. | 

The silver medals of the Institute were awarded to the 
City оғ BIRMINGHAM ELECTRIC SUPPLY DEPARTMENT for a large 
and comprehensive stand of electrical equipment, to which 
a number of the leading firms contributed; and to the Hoover 
SUCTION SWEEPER Co., Lap., for the electric suction sweeper. 
Bronze medals were given to Messrs. CHARLES E. Beck & Co. 
for their Thor" electric washing machine; to the GEM " 
LABOUR-SAVING Device Co., Manchester, for the Gem electric 
vacuum cleaner; and to the WESTERN ELECTRIC Co., LID., 
for an electric sewing machine. 

The display of the BinMiNGHAM ELectTRIc SUPPLY DEPART- 
MENT is contributed to by eight well-known houses, each 
a specialist in its own particular line, so that variety, and 
high quality, are assured. CALLENDER'S CABLE & CONSTRUCTION 
Co., LTD., devotes a considerable amount of space to a collec- 
tion of Kalanite insulating material, which is in a wide range 
of forms, and is said to be taking the place of cbonite and 
porcelain. It is heat resisting and acid proof. and the samples 
shown have been tested to 20,000 volts. The claims of the 
Kaleeco wiring system are also emphasised, and there is, as 
might be expected, a comprehensive display of rubber wires 
and cables. 

On the section devoted to the products of the GENERAL 
Епкстнїс Co., LTD., prominence is given to the new Connor 
Magneto.” and popular attention is directed to a pedestal 
heater which is easy to usc, and is very effective in small 
outside buildings. This pedestal, which takes 100 watts, will 
boil a pint of water in ten minutes, and toast bread in less 
than half that time. The effective application of the immersed 
heater is demonstrated in sterilisers, in handy form, for use 
in hospital theatres, and towel heaters. 

The Creda electric still is an interesting feature in the 
exhibit of Crepexpa Conpuits, Lro. This apparatus, which 
will supply distilled water at the rate of four pints per hour. 
is used largely in dispensaries, laboratories, and the like, and 
sterilisers, of various types, are exhibited. ° 

On the MEeTROPOLITAN-VICKERS ELECTRICAL MANUFACTURING 
Co.'s section the Cosmos lamp, and the new helium lamp are 
conspicuous. The latter, for half-watt lamp lighting. gives a 
diffused light, and is dust proof: a great advantage is that 
it can be arranged for апу half-watt lamp up to 2,000 с.р. 
A lot of artistic lighting fittings, and electric ventilation fans, 
also have an interest to those anxious to give practical applica- 
tion to hygienic principles. | ‚ 

Messrs. Brerry’s ELECTRIC. Lro., show their Magicoal electric 

fire; its great claim is cleanliness and economy of work. The 
fire is complete for four heat control with a maximum of three 
KW. 
PREMIER Evectric Heaters, Lro., show a collection of 
heaters, stoves, &c.; the British THomson-Hovston Co. ex- 
hibits a variety of products for which the firm is well known: 
and Davip SHAN RS & Co., LTD.. displays bowls, in opal and 
alahaster, ns well ar lamp standards and fittings. 

Manv different tvpes of electric vacuum cleaner are to be 
seen. Turse Aspinators, Tan.. display the '' Little Briton,” 
a box-tvpe machine, power being supplied to the motor at 
910 volts. On the stand of Снлвгеѕ E. Beck the Thor 
cleaner. with its horizontal motor, receives popular notice, 
but chief interest here lies perhaps in the “Thor” electric 
washing machine, the merit of which has been recognised by 
the granting of an Institute award. 

The electric sewing machine on the stand of the WESTERN 


ELxorgic Co., finds many interested visitors, particularly 
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ladies, and the ease with which garments were made, without 
ing, impressed many. Vacuum cleaners, soldering irons, 
ans, and intercommunicating telephones are displayed. 

Messrs. NAPIER-KIMBER, LrD., give prominence to the Cana- 
dian electric vacuum cleaner. Its powerful suction was de- 
monstrated, this being explained to be due to a special design 
of the six blade steel fan and efficient motor. Неге, as on 
many other stands, due attention is given to the claims of 
the electric kettle. 

Beatty Bros., Ітр., show their Time Saver” electric 
washing machine, which has advantages in simplicity of con- 
struction, and is easy in manipulation, mischief to clothes 
being negligible. 

Working demonstrations of the Hoover electric suction 
sweeper are given to show its distinctive character. The main 
feature is that this appliance is eo constructed that the air 


suction elightly lifts the carpet from the floor and beats it 
upon a cushion of air. Electrical equipment is an important 
feature in the working of the various appliances of OZONAIR, 
Lrp., and in an exhibition of this kind, considerable attention 
is directed to the Ozonair eystem of ventilation, &nd to 
apparatus for laboratory and research work, and for the puri- 
fication and sterilisation of water by ozone. Macic APPLI- 
ANCES, Lrp., show an effective blower for use in factories. 
J. & M. SrEiNGOLD demonstrate the important part which 
electricity plays in floor planing; and the GEM LABOUR-8AVING 
Device Co., is responsible for an attractive display of cleaners 
and washers. It has the distinction of securing two bronze 
medals—one for a hand vacuum cleaner for use with two 
hands, and the other for the Gem electric vacuum cleaner. 
which is suitable for various voltages and may be applied to 
many uses. 


NEW ELECTRICAL DEVICES, 


Readers are invited to submit particulars of new or 
| considered 


Electrical Cooking and Heating Devices. 


Any improvement in electrical cooking apparatus is an im- 
portant step, as it is generally felt that this application of 
electricity is destined to have a great future. Among the latest 
advances in this direction is an electric oven produced by the 
Arora Co., of Loughborough, whose business has rapidly 
expanded, necessitating new works to deal with the great 
umount of business coming to the firm. This oven (fig. 1) 
contains eight distinct elements with a switching arrange- 
ment designed to give varying amounts of heat. Four of 
these elements are mounted in the top of the oven, and two 
are fixed on each side. The four top heating elements have 
a separate controlling switch which permits three degrees 
of heat. At “high” all four bars glow at full red heat in 
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Fic. 1,—'' AnonA" ELECTRIC Oven. 


10 seconds, consuming about З units per hour. The“ medium“ 
position &witches on two bars only, and at “low” all four 
bars glow at a quarter heat. The side elements are controlled 
by an identically similar switch. Very economical operation 
18 claimed for this oven, and it is said that cooking for в small 
family can be done in 14 hours with the consumption of about 
94 units. As will be seen from the illustration, this cooker is 
very similar in appearance to the usual type of gas oven. The 
electric “fire ' shown in fig. 2 is highly finished in polished 
brass, and is meeting with a great demand, Fig. ( illustrates 
в new ship heater by the same firm, The usus! type bas a 
000.watt loading, but hesters for use in large cabins possoss 


Fic. 2.—FOLISHED-BRASS Fink.“ 


FITTINGS AND PLANT. 


improved devices and apparatus, which will be published 
of sufficient interest. 


two 500-watt elements controlled by separate switches. The 
terminals are protected by & specially designed box to enable 
lead-covered cable to be easily jointed. These heaters are 
finished in matt black or white enamel. 


A B.T.H. Dental X-Ray Tube. 


Modern dentistry owes a great deal to the science of radio- 
logy, and especially to the Coolidge X-ray tube. For dental 
work the radiator dental tvpe of Coolidge tube (fig. 3) has 
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Fic. 3.— B. T. H. DENTAL X-ray TUBE. 
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Fic. 4.—Suir's HEATER. 


been developed. and is intended for use only with specially 
designed apparatus. In the dental tube, by far the greater 
part of the heat imparted to the target is conducted to the 
copper radiator. instead of being radiated through the glass 
wall of the bulb as in the ordinary universal type Coolidge 
tube. It is, therefore, poesible to make the bulb of the 
dental tube quite small—33 in. in diameter, In addition, the 
tube is eolf-rectifying within the limits of ite allowable energy 
output, and can be used е, across the terminals of an 
induction col] or tranaformer without any auxiliary стаи 
dovice, The cathode arm extends 9 in. from the bulb at right 
angles to the anode arm, which moteures 0 in, from 
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bulb to the end of the radiator, and the rays are emitted from 
the tube in a line with the axis of the anode, thus facilitating 
the manipulation of the tube. The cathode circuit is earthed, 
зо that there is only one high-tension wire, and this is always 
connected to the part of the tube farthest from the subject. 
It is thus possible to employ a minimum distance between 
flm and focal spot, enabling the operator to obtain satisfac- 
tory radiographs of the teeth and jaws with comparatively 
short exposures. 'Тһе tube is designed for an energy input 
not exceeding that corresponding to a current of 10 mulh- 
amperes, at a useful voltage equivalent to a 3-in. parallel 
spark gap between points. As this tube is designed to operate 
only in connection with special machines, and always at a fixed 
voltage and current, the procedure is limited to closing the 
switch for the length of time necessary to produce on the 
photographic film the effect desired by the operator. The 
time factor is the only variable in the making of radiographa. 
The short distance between the focal spot and film makes it 
possible to take satisfactory radiographs of the teeth and 
jaws with a very small expenditure of energy. With a dis- 


tance of 8 in. between the film and focal spot the photographic 


effect may be secured with one-fourth the energy which would 
be necessary if the distance were 16 in. The BnrrisH Тном- 
sox-Hovuston Co., Lrp., 77, Upper Thames Street, London, 
E.C. 4. is the owner of the British patent rights. 


A Cable Winding Drum. 


THE Lonpon Etecrric Firm, Brighton Road, Croydon, has 
sent us particulars of a drum intended for feeding current 
to a 3-phase a.c. motor-operated mine-sinking pump, or 


FIG. 5.—CaBLE WINDING DRUM. 


similar service, and in the illustration (fig. 5) the three sets 
of slip rings and brushes are insulated for 3,000 volts. 

.The brush gear is totally enclosed and weatherproof. The 
rings are fixed (the incoming cables being coupled thereto), 
while the brushes revolve with the drum, suitable connecting 
clamps being provided for a 3-core cable, which is led from 
the barrel over a guide pulley to the pump. 

_ The drum accommodates a long length of heavy cable, and 
is spur geared to give easy winding, provision being made 
to prevent rotation when desired. 


The Sentinel Excess Current Indicator. 


While the current limiter has been largely used in connec- 
tion with the supply of electricity to small dwellings, &c., 
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may be anxious to 


have that privilege and be quite willing to pay for it. The 
cost of the current limiter is also continuously increasing. 
many other cases it is desired to record the passage of a cur- 
rent stronger than a predetermined value, without actually 
preventing it; for example, insurance companies apecify that 
machinery insured with them shall not be overloaded, but 
they have no means of detecting the breach of this proviso. A 
new device which has been patented by the ELECTRICAL AND 
ENGINEERING DEVELOPMENT, LTD., and is about to be manu- 
factured in London by Messrs. ELECTRICAL UTILITIES, Lro., of 
82, Victoria Street, S.W.1, provides a cheap and effective solu- 
tion to this and similar problems. The device, fig. 6, consiste of 
a cast-iron fuse box containing, instead of a fuse, a suitably 
graded resistance wire of Eureka or other similar material, 
coated with crystals of urea. These are normally pure white, 
and retain that appearance indefinitely unless they are heated 
above a definite temperature, at which they melt and turn 
dark brown. The device, therefore, if inserted in an alec- 
trical circuit, will show no change until a certain current 
passes for a few minutes, which may be only 10 per cent. 
above the normal maximum current in the circuit; but that 
excess current is still only one-fifth of the current at which 
the wire fuses, so that there is no risk of the current being 
cut off by the device. 

The indicating wire is preferably enclosed in a glass tube, 
so that а new element can be inserted without risk of damag- 
ing the coating; and a glass inspection window is provided in 
the case, so that the condition of the wire can be seen at a 
glance. 

Other uses besides those to which we have referred will 
readily occur to the reader. For instance, last week a corre- 
spondent inquired for a device which would record the over- 
loading of a transformer, and battery makers maintaining 
batteries under contract would find the Sentinel usefui. 
It can be made to carry any normal current that may be 
desired, and to change colour at any percentage excess of that 
current. 


NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


Compiled expresely for this journal by Mrssas. Szrrow-Jowss, O'Deit An 
SrzPuzNs, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


1920. 


1019) Voltage regulator." H. Barth. July 7th. (Germany, April 4th, 


19,108. '' Terminal connections of electric dynamos." H. Barth. July 7th. 
(Germany, April 5th, 1919.) 

19,127. “ Starting devices for internal-combustion engines." R. Bosch Akt. 
Ges. July 7th. (Germany, June 4th, 1919.) 

19,146. '' Electric lighting systems.” J. Bethenod. July 7th. 

19,159. Electrostatic separation of finely-divided discrete material." G. R. 
Brown. July 7th. 

Я оа. “ arrangement for y i a маре га 9 valve К ы of 
ydraulic gun-pointing gear. . Krupp t. Ges. uly 7th. (Germany. 
November ы 1916.) 

19.166. Arrangement for electrical distance control of valve gear of 
hydraulic gun-pointing gear." Е. Krupp Akt. Ges. July 7th. (Germany, 
December 4th, 1916.) | 

19,180. “ Electromagnet chuck." F. Krupp Akt. Ges. July 7th. (Ger- 
many, June 18th, 19195 

19,183. '' Sparking plugs." Н. К. Bellinger and S. Travers. July 7th. 

19.188. Electro-hydeaulic steering apparatus." San Giorgio Soc. Anon. 
Industriale. July 7th. (Italy, September 17th, 1916.) 

19,196. '' Wireless signalling systems." British Thomson-Houston Co. July 
7th. (United States, October 29th, 1913.) 

19.197. Electron discharge devices." British Thomson-Houston Co. July 
7th. (United States, October 29th, 1913.) 

19,198. '' Amplication of electrical variations."' 
Co. July 7th. (United States, November 8th, 1915.) 

19.199. Electron discharge apparatus. British Thomson-Houston Со. 
July 7th. (United States, June 5th, 1916.) 

19,205. “ Telephones." G. Seibt. July 7th. (Germany, March Ist, 1916.) 

19.222. “ Eliminating line resistance losses in electrical apparatus." F. M. 
Lewis. July 7th. 

19,228. “ Electric generating apparatus." Silent Valve Motors Corporation. 
July 7th. (United States, September 15th, 1913.) 

19.243. Electric contact thermostats.” Vapor Car Heating Co. july 7th. 
(United States, January 19th, 1918.) 

19.271. Electric-arc welding.” Rail Welding and Bonding Co. july 7th. 
(United States, January 26th.) 


British Thomson-Houston 


19,304. “ Automatic cut-out for electric motors," Vaile-Kimes Co. july 
7th. (United States, June 16th, 1915.) 
19,331. '' Transmitters for wireless telegraphy, &c.“ Ges für Drahtlose 


Telegraphie. July 7th. (Germany, July 3rd, 1914.) 

19,332. '' Cathode-tube generators." Ges. für Drahtlose Telegraphie. July 
Tth. (Germany, July 15th, 1915.) 

19,333. '' Wireless telegraph transmission." Ges. für Drahtlose Telegraphie. 
July 7th. (Germany, December 24th, 1915.) 

19,334. “ Production of high power currents of constant frequency.” Ges. 
für Drahtlose Telegraphie. July 7th. (Germany, December 31st, 1915.) 

19,335. “ Telegraphy." Ges. für Drahtlose Telegraphic. july 7th. (Сет. 
many, November 9th, 1916.) 

19,836. '' Electric condensers.” Ges. für Drahtlose Telegraphie. July 7th. 
(Germany, March 6th, 1917.) 

19,337. '' Wireless telegraph transmitters." Ges. für Drahtlose Telegraphie. 
July 7th. (Germany, October 20th, 1917.) 

19,338. “ Arrangement for minimising loss in production of oscillations by 
means of vacuum tubes." Ges. für Drahtlose Telegraphie. July 7th. (Ger. 
many. December 6th, 1917.) 

19,839, Ө Wireless transmittere." Gea, für Drahtlose Telegraphie, July 
fth, (Germany December 6th, 1918.) и 


38,840, !! Rieotele cand M | ' | | 
(Germany, March Mth, 1916.) Gea, für Drahtlose Telegraphle, July fih 
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19,342. “ Course and fine adjustment for tuning and coupling devices for 
wireless telegraph apparatus." Ges. für Drahtlose Telegraphie. July 7th. 
(Germany, November 10th, 1917.) 

19,343. '' Arrangement for locating underground, &c., conducting objects.” 
Ges. für Drahtlose Telegraphie. July 7th. (Germany, November 23rd, 1917.) 

19,344. '' Cathode tubes." Ges. für Drahtlose Telegraphie. July 7th. 
(Germany, January 29th, 1918.) 

19,945. '' Method for directive wireless telegraphy with separated antennae." 
Ges. für Drahtlose Telegraphie. July 7th. (Germany, June llth, 1918.) 

19,346. “ Cathode tubes." Ges. für Drahtlose Telegraphie. July 7th. 
(Germany, October 10th, 1918.) 

19.347. Electric frequency multipliers." Ges. für Drahtlose Telegraphie. 
July 7th. (Germany, October 26th, 1918.) 

19,348. Means for signalling to railway trains in motion." Ges. für 
Drahtlose Telegraphie. July 7th. (Germany, February 4th, 1919.) 

19,349. ** Wireless receivers." Ges. fiir Drahtlose Telegraphie. July 7th. 
(Germany, May 21st, 1919.) 

19,350. Conveyance and distribution of high-frequency electric currents.“ 
Ges. für Drahtlose Telegraphie. July 7th. (Germany, May 28th, 1919.) 

19,353. Electric soldering-bits." Blériot, Ltd. July 7th. (France, March 
7th, 1918.) 

.19,361. '' Connecting clamp for electric wires.“ 
Ges. July 7th. (Germany, May Ilth, 1918.) 

19,362. Oil-break switch." Allgemeine Elektricitats Ges. July 7th. (Ger- 
many, April Ist, 1914.) 

19,375. '' Electro-magnetic wave-signalling aerials.” М. Latour. 
(France, November 11th, 1915.) 

19,376. Thermionic tube amplifying devices." M. Latour. July 7th. 
19,377. Gas relays for coupling electric circuits." Ges. für Drahtlose 
Telegraphie. July 7th. (Germany, February 9th, 1915.) 

19,378. Telegraphy and telephony signalling systems.“ Ges. für Draht- 
lose Telegraphie. July 7th. (Germany, May 28th, 1919.) 

19,379. Electro-magnetic  wave-transmission systems.” 
Radio-Electrique. July 7th. (France, July 9th, 1919. ) 

19,380. Electro-magnetic wave-recciving systems.“ Soc. Francaise Radio- 
Electrique. July 7th. (France, May 7th, 1919.) 

19,387. “ Support for filaments used in thermionic valves, &c." H. Morris- 
Airey, А. R. Масгогіе and 5. R. Mullard. July 7th. 

19,408. Means of breaking high-tension electric currents.” 
July 8th. 

19,443. *'' Electric-current interrupters.” C. Zeiss (firm of). 

(Germany, May 28th, 1918.) 

19,446. '' Apparatus for transmission and reception of pictures, &c., by 
wireless and land telephones." F. B. Underwood. July 8th. 

19,451. '' Reversing-ewitch for electric planing, &c., machines." J. Lennox 
and R. M. Robertson. July 8th. 

19.480. Controllers for electric motors." Soc. Anon. Constructions Electri- 
ques de Belgique. July 8th. (Belgium, March 18th, 1919.) 

19,495. Electric indication of fairways of great lengths.“ 
Halske Akt. Ges. July 8th. (Germany, Devember 19th, 1918.) 

19,496. '' Recoiving arrangements for electric detection. of fairways of 
ships." Siemens & Halske Akt. Ges. July 8th. (Germany, December 18th, 


Allgemeine Elektricitats 


July 7th. 


Soc. Francaise 


J. Schuil. 
July 8th. 


Siemens & 


„% Manufacture of stranded conductors." Siemens-Schuckertwerke. 
(Germany, December 140, 1917.) 

19,512. “ Device for strengthening telephone currents, &c."' 
Ges. July 8th. (Germany, April 20th, 1917.) 

19.527. Electromagnetic chuck.“ F. Krupp Akt. Ges. July 8th. (Ger- 
many, June 23rd, 1919.) 

19,529. “ Overload switches." F. Krupp Akt. Ges. July 8th. (Germany, 
May 15th, 1919.) - 

19.530. Weight-lifting magnet.” F. 
many, May 28th, 1919.) 

19,531. Starters for continuous-current motors.” F. 
July 8th. (Germany, May 14th, 1919.) | 

19.533. Apparatus for electrical long-distance control of valve gear of 
hydraulic gun-mounting mechanism." F. Krupp Akt. Ges. July 8th. (Ger- 
many, November 10th, 1917.) i 

19,534. “ Signalling means for submarines.” O. von Truppel. 
(Germany, May 29th, 1917.) 

19,537. '' Electric plug contact arrangement," W. aus den Ruthen. July 
8th. (Germany, August Bth, 1918.) 

19,539. Electricity meters.” 
(Germany, April 2nd, 1917.) 

19,540. *' Electricity meters.” 
(Germany, December Ilth, 1918.) 

19.549. Electrically inducing chemical action.“ W. J. Riekets. July Rth, 

19,560. Telephone systems." Western Electric Co. July 8th. (United 
States, February 20th, 1919.) 

19,565. *'' Device for strengthening telephone currents." Telegraphon Ges. 
July 8th, (Germany, May 14th, 1917.) 


Telegraphon 


Krupp Akt. Ges. July 8th. (Ger- 


Krupp Akt. Ges. 


July 8th. 


Körting & Mathiesen Akt. Ges. July 8th. 


Körting & Mathiesen Akt. Ges. July 8th. 


19,573. Electron discharge apparatus." British Thomson-Houston Co. 
July 8th. (United States, October 16th, 1913.) | 

19,574. Electron discharge apparatus." British Thomson-Houston Co. 
July 8th. (United States, March 20th, 1914.) 


19,584. Electromotors." Frankfurter Maschinenbau Akt. Ges. vorm. 
Pokorny & Wittekind. July 8th. (Germany, March 18th. 1916.) 

19,611. Continuous-current engine with constant voltage." Keisel & Co. 
July 8th. (Germany, June 17th, 1918.) | 


19,636. “ Electric generating systems.“ Kohler Co. July 8th. (United 
States, August 20th, 1917.) 
19,637. *'' Electric generating systems." Kohler Co. July 8th. (United 


States, March 2nd, 1916.) 

19,682. Collectors for continuous-current machines." R. Boin. July 8th. 
(France, October 13th, 1917.) $ ; 

19,685. Conducting coils.” 
(Germany, October 24th, 1917.) | 

19,686. ‘* Wireless telegraph transmitters." Ges. für Drahtlose Telegraphie. 
July 8th. (Germany, September 12th, 1918.) 

19,687. “ Wave telephone systems," Ges. für Drahtlose Telegraphie. July 
8th. (Germany, January 17th, 1919.) 

19.688. Receivers of electric waves." Ges. für Drahtlose Telegraphie. 
July 8th. (Germany, June 3rd, 1918.) 

19,689, “ Reception of electric oscillations." Ges. für Drahtlose Telegraphie. 
July 8th. (Germany, May 2nd, 1916.) 

19,690. *'' Production of high-frequency currents in static transformers." 
Ges. fiir Drahtlose Telegraphie. July 8th. (Germany, February 26th, 1914.) 

19.702. Detecting presence in bodies of non-magnetic-material of bodies of 
magnetic material.” G. H. Jackson. July 8th. ^ 

19.713. Combined resistance with hollow eonductors.” 
July Bth. (Italy. December 21st, 1917.) 

19,749. “ Manufacture of electrical insulating-cement." Bleriot, Ltd. July 
8th. (France, November 8th, 1917.) i 

19,758. *'' Electro-magnetle wave navigational or dlrectlon-finding systems.“ 
Ges. für Drahtlose Telegraphle. July 8th. (Germany. October 23rd, 1918.) 

19,757. *'' Electrical кыыл current tranaformers," Сев. für Draht. 
0% Telegraphie. July sch. (Germany, July 20th, 1914) 


Ges. für Drahtlose Telegraphie. July 8th. 


Е. Jacovicllo. 


19,758. '' Electro-magnetic wave, navigational or direction-finding systems.” 
Ges. für Drahtlose Telegraphie. July 8th. (Germany, June 3rd, 1918.) 
19.759. Telephone, &c., systems." M. Latour. July 8th. (France, May 
23rd, 1919.) 

19,760. Continuous electro-magnetic — wave-transmitting 


system." M. 
Latour. July 8th. (France, August 16th, 1915.) 


19.761. Thermionic tube amplifying devices." М. Latour. July Bth. 
(France, November 30th, 1918.) : 
19.762:3. '' Telephone, &c., systems." M. Latour. July 8th. (France, 


June 25th, 1915.) 


19,792/3. ‘* Apparatus for assembling electric switches," J. P. Tucker and 
J. Н. Tucker & Co. July 9th. 


19,799. '' Armatures for dynamo-electric machines." V. С. Apple. July 


‚ 9th. (United States, November 19th, 1914.) 


19,800. '' Terminal bending tools for armatures." V. G. Apple. 
(United States, December lith, 1916.) 

19.801. Armatures, &c., for dynamo-electric machines.“ 
July 9th. (United States, December 30th, 1916.) 

19,802/3/4. '' Commutators." V. G. Apple. 
January 22nd, 1917.) 

19,805. '' Armatures." V. G. Apple. July 9th. (United States, January 
29th, 1917.) i i 

19,806. '' Armatures for dvnamo-clectric machines.“ V. G. Apple. July 9th. 
(United States, January 22nd, 1917.) 

19.807. Starting and lighting apparatus for self-propelled vehicles." V. G. 
Apple. July 9th. (United States, April 23rd, 1917.) 


July 9th. 
V. G. Apple. 


July 9th. (United States, 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specificatione will be 
printed and abridged, and all subsequent proceedings will be taken. 


1916. 
4.295. Inductances for wireless telegraphy and allied uses, and the 
manufacture thereof." E. Russell-Clarke, Complete. Accepted February 4th, 
1920. Patent sealed February 4th, 1920. March 23rd, 1916. (145,093.) 


1918. 
7,733. Starting devices for  internal-combustion engines." O. Imray. 
(К. Bosh Akt.Ges. May 8th, 1918. (145,095.) 


1919. 

1.012. Methods and apparatus for signalling and otherwise utilising 
radiant impulses.” К. A. Fessenden. January 140, 1918. (122,418) 

6.808. Installations for electrically lighting, heating, and ventilating 
railway carriages and other vehicles." H. D. Rohman. March 19th, 1919. 
(145,120.) 

7,10. Electric switching means for preventing the theft or unauthorised 
use of motor vehicles." L. E. Cowey. March 21st, 1919. (145,132.) 

7,174. '' Automatic contactors or electrically-operated switches and such-lHike 
electrical devices." W. Brooke and E. M. Kerr. March And. 1919. (145,134 ) 

7.289. '' Electric relays, applicable more especially to relays for use in 
railway signalling apparatus. W. Sykes Interlocking Signal Co. and 
К. W. Tarrant. March 24th, 1919. (145.142.) 

7,292. “ Controlling devices for electric. starters for internal combustion 
engines." F. J. Gill. March 24th, 1919. (145,143.) 

7.343. Electric supply systems for lighting, heating, and ventilating 
railway carriages and other vehicles," Н. D. Rohman. March 24th, 1919. 
(145,145.) 

7,370. ‘* Electric arc welding and cutting.“ A. Smith. March 25th, 1919. 
(145,147.) 

7,650. *' Electrically-driven luggage trucks and the like." H. 
March 27th, 1919. (145,162.) 

8,074. Method of and apparatus for the transmission of sound waves 
by means of light and like radiant energy." T. W. Case. March 3lst, 1919, 
(145,169.) 

10.018. Electric lighting systems." D. E. Westcott. April And, 1919. 
(145,200.) 

10,414. “ Electrically-operated camera shutters.” H. M. 
26th, 1919. (145,202.) 

10,773. ''Sparking plugs." А. Lyonnet. April 30th, 1919. (145,208.) 

14,167. “ Electric fuse holders." Ironclad Switchgear Co. and E. W. 
Morgan. June l4th, 1919. (145,238) 

14.809. Fixing frame for securing electric meters, switches, fuses, and 
the like to walls and partitions." Е. А. Welch. June 12th, 1919. (145,249.) 

14,877. ''Process for the production of plates and sheets by electro-de- 
position." S. О. Cowper-Coles. June 12th, 1919. (115,290) 

15,269. ''Clips for supporting and fixing electric cables and the like.” 
T. S. Jones, W. A. Mortimer, and E, Jones. June 18th, 1919. (145.256.) 

17.468. Electric bell apparatus." А. L. Davis. July 12th, 1919. 
(145,277.) 

17,470. '' Electric press-button." A. L. Davis. July 12th, 1919.  (145,278.) 

19,236. ''Switches for use in electric lighting systems." D. E. Wescott. 
August 5th, 1919. (145,293.) : 

20,073. Ignition apparatus for internal combustion engines.“ J. Kelly 
апі С. Honestchalger. August loth, 1919. (1, 300.) 

20,892. '' Electric switches.“ А. S. Cubitt. August 26th, 1919. (145, 308.) 

22,391. Generators cf high frequency oscillations for wireless telegraphy.” 
E F. Bouchardon. November 21st, 1918. (135,464.) 

23.906. Antiparasitic receiving and selecting system for 1 end 
telephony with or without wires." L. Levy. tober Ist, 1918. (153,306.) 

25,290. Electrical ignition plug." Delta Co. April 29th, 1919. (142,434.) 

26,167. Methods for and apparatus for automatic arc welding." British 
Thomson-Houston Co. (General Electric Co.). October 24th, 1919. (145,330.) 

29,914. ''Sparking plugs for internal-combustion engines.“ A. G. Brown. 
December Ist, 1919. (145,348) 

31,269. “ Electrical connector boxes." М. H. Goldstone. 
1919. (145,356.) 

32,347. *' Indicators for electric controlling switches." F. Bechoff. 
ber 24th, 1919. (145,360.) 


J. Carey. 


Batten. April 


December 13th, 
Decem- 


A920. Ё 

1,844. ''Electric lighting of automobile vehicles." R. Bosch Akt.-Ges. 
November 25th, 1918. (138,102.) 

1.992. Clamp for electric wires." J. F. Schleper. January 21st, 1920. 
145.368.) 

2.839. Electrical resistance control." L. Hulbert. January 29th, 1920. 
(145,373.) 

3.001. '' Windings for dynamo-electric machines. Siemens Bros. Dynamo 
Works and J. W. Howard. January 3lst, 1920. (145,375.) 

5,796. ‘Selecting devices for automatic telephone systems.“ Siemens 
Bros. & Co., E. A. Petithory, and J, E. Collyer. February 28th, 1930. 
(145.377.) 

6,977. ''Subscribers' instruments for automatic telephone systems," Sie- 
mene Bros. & Co. and E. A. Petithory. March 8th, 1990. (168, 890.) 
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THE GERMAN ELECTRICAL INDUSTRY. 


TEE doleful statements which are being made in Germany 
regarding the situation of the industries in that country 
are becoming so frequent that we are gradually reaching 
the conclusion that they are made for express purposes, 
namely, to coerce the native workmen on the one hand, and 
throw dust in the eyes of other countries on the other. . If 
the statements were made by any other country with regard to 
its own industries—any country in the same situation as 
Germany—the Germans would call them /endenziós, that 
is, issued to create a definite but misleading impression. 
It is impossible, so it is declared, to deliver the specified 
tonnage of coal to the Allies; yet the production of pit coal 
in the first half of this year was 10,000,000 tons greater 
than in the corresponding period of 1919, while the daily 
output of lignite is greater than at any period in the 
existence of the country. The production of pig iron has 
recently so much improved as a result of larger importa of 
Swedish ore, that makers of castings are able to dispense 
with further importe of pig iron for the present. On the 
other hand, the steel makers are also apparently satisfied 
with the tonnage of their make of steel, but neither they nor 
the makers of pig iron desire any one to know the actual 
figures of production, as reliable statistics might impart too 
much information to other countries. 

The electrical industry is less reticent, but one 
firm after another keeps the ball rolling in order to 
depict the situation both for the benefit of native 
labour and for foreign consumption. This time it is 
Director Henrich, of the Siemens-Schuckert Works, who 
recently addressed a general meeting of the “labour com- 
munity’ of the electrical industry. According to the 
reports of the proceedings, the director claimed that 
Germany provided 40 per cent. of the world’s production 
of electrical manufactures in 1918, but at the present time 
the world importance of the Teutonic industry has been 
severely shaken owing to the rise of foreign competition, 
particularly American, whilst the inland prices now exceed 
the world’s market prices, in consequence of the situation 
of thecurrency. New orders have recently declined by more 
than 50 per cent., and no customers are to be found for 
some products, the result being an increase in unemployment. 
The manufacture of cable, the meeting was informed, is in 
the worst position. During the first half of this year the 
production of cables throughout the country amounted to 
190,000,000 marks, corresponding to a pre-war value of 
9,000,000 marks, or only 30 per cent. of the value in former 
peace times for the same quantity of material, and the 
percentage i8 expected to fall to 25 in the current half-year. 
The situation is stated to be identical with regard to conduc- 
tors and small motors, and in the installation department, 


especially as the “overland ” central stations are unable either 
to proceed with new works or to undertake renewals and exten- 
sions of the stations owing to the threatened socialisation. In 
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the event of the nationalisation of these works, the speaker 
declared, the electrical industry apprehends a permanent 
decline in the orders from these sources: the charges for 
supply will become still dearer, and this will stop the 
further extension of the transmission of power. The tram- 
ways, too, afford a scarcely favourable outlook as their 
financial situation hampers the provision of new plant and 
rolling stock. 

The glow lamp industry, to which the director next 
referred, is stated to have produced 70,000,000 lamps last 
year. Prior to the war, 50 per cent. of the output was 
exported ; the exports have now fallen to less than 25 per 
cent., and foreign competition abroad is brisk. In the case 
of telephony, telegraphy, &c., orders are on hand for a year, 
and the position, therefore, is not unfavourable, although 
new orders are falling off, and foreign business is weak. 
All the electrical firms are seriously concerned in the matter 
of finance, and, despite increases in capital, companies which 
formerly possessed liquid funds now have to avail them- 
relves of oppressive bank credite, some even having to 
consider the question of restricting their output. The speaker 
also referred to the difficulties in the matter of obtaining 
Jaw materials, and stated that the economic problems facing 
the industry could only be solved, if at all, in clcse co- 
operation between employers and workmen. 

If the figures quoted by the director are correct—quoted 
before a meeting of representatives of the workmen in the 
electrical industry in general—the Germans would appear 
to have every reason for congratulating themselves on 
baving done so well so soon after the conclusion of the war, 
instead of complaining about the situation as a whole. 
Apparently, Director Henrich did not inform his audience 
that the recent decrease in exports is due partly to the 
control exercised by Government Departments over export 
prices, and partly to the refusal of German firms to give 
binding offers, either in the matter of prices or time of 
delivery. If these departments did not insist upon the 
observance of minimum prices, with extras, surcharges, and 
other additions, the German “ sale," or selling off policy in 
export markets, would not have come to an end for the time 
being, but dumping would have continued, whether profitable 
or otherwise, 80 as again to obtain access, or stronger access, 
to foreign markets pending the recovery of the industry. 


EDAISM IN THE ANTIPODES. 


From Australia there comes to hand an interesting report 
of a meeting held by the Electrical Traders’ and Contractors’ 
Association, of Victoria. 

Mr. L. G. Hinwood, who appears to be a “live wire," 
submitted a paper on ‘Co-operation for Improvement in 
the Electrical Industry," and opens his statement by saying 
that “the electrical industry is probably the only one in 
Australia which is not making money to-day"; as in 
another great key industry, farming, it appears difficult to 
find anyone who will confess to working for anything 
beyond the benefit of the race. However, this Asscciation 
of Australia does not seem to include the supply undertakings 
or manufacturers, but to consist of contractors and im- 
porters, many of whom no doubt deal in non-electrical 
goods also. Mr. Hinwood, who seems to have preached the 


gospel of mutual help for a number of years, complains of 
price-cutting, distrust, and lack of substantial support for 
his enterprise, all “ crowing pains " with which we at home 
have been only too familiar in the past, but which we now 
see giving place to a sounder conception of responsibility to 
the public and to fellow traders. The change reflects the 
greatest credit upon the faith and tenacity of our leaders 
and association organjsers. 


Says the speaker, with his finger on the weakest of weak 
spots :— 

To-day, if a central station has a shut-down, do we search fora 
good and legitimate reason as we would if the undertakings were 
ourown? No. Weare altogether too prone to adversely criticise, 
even to the consumer, with the result that he loses confidence, not 
in the central station, but in electricity, our livelihood. А oom- 
petitor supplies or installs a piece of apparatus, or does some work 
which proves defective, or in some way givestrouble. Again, we 
have a tendency, perhaps more than a tendency, to criticise adversely, 
and again our livelihood is affected. Before we reach the maximum 
of success, we must realise very clearly that we, in the electrical 
industry, are all interdependent, and that one firm, or community 
of firms, cannot be affected for good or evil without the condition 
being very materially reflected in the rest of the industry. 

This appeal for a wider outlook amongst all engaged in 
the service of electricity has been made very often, and there 
are signs that it is producing results. | 

The enthusiastic speaker dwells at length upon the magni- 
tude of the co-operative work done within the American 
electrical industry, but he does not emphasise the support 
given thereto by such bodies as the National Electric 
Light Association of U.S.A., or the Association of Elec- 
trical Contractors. Work performed by such associations 
as these is invaluable; the considerable sums contributed 
to them have probably proved more remunerative than 
any other items of expenditure in the budget of their 
member undertakings. 

Experience has shown that joint work of this kind is not 
only more remunerative than individual effort, but in 
addition it adds to the efficiency of individual effort, and 
enables each firm to cut waste and get the best result out 
of ite expenditure on pushing ite own particular business or 
specialities. 

The best way to sell spades is to encourage a taste for 
gardening. 

In theory, everyone believes in co-operative action for 
work of this kind, but in practice it has too often been the 
experience of far-seeing promoters to find themselves 
regarded as cranks whose efforts are rather grudgingly 
supported by contributions, which generally amount to 
something smalk in guineas, possibly less than the donor 
pays for his daily papers. 

To-day every business man advertises in some form or 
other, and the time has come for a clear recognition of the 
fact that all particular and personal business-getting efforts, 
which are by their nature narrow and intensive, should 
follow behind a pioneering system of propaganda in favour 
of the industry generally. | 

If every trader would set aside a definite proportion of 
the money he is able to spend on business-getting for the 
support of such general pioneering, he would find the 
remainder of his expenditure more productive, his path 
easier, and, moreover, have the satisfaction of knowing that 
he was helping to create new markets for the future, and 
not merely exerting himself to secure the biggest share of 
an existing demand. 

The speaker concluded with а few figures showing 
the possibilities of trade in Victoria ; they are worth 
repeating :— | 

Here are some interesting figures. In Victoria to-day there are 
205,000 dwellings within the areas reticulated for electricity, but 
only 90,000 consumers. The manner in which the statistics are 
prepared do not enable us to determine how many of the 90,000 
consumers are factories, theatres, &c., but let us assume that there 
are 20,000 of these, That would leave 70,000 dwellings wired for 
electricity—70,000 dwellings! How many of these are / 
equipped electrically? I venture to say not one. Very well. That 
means that right now there i& & market here in this State for at 
least :— 

50,000 fan motors. 

50,000 v&cuum cleaners. P 
50,000 flat-irons. 

50,000 kettles. 

50,000 radiators. 

50,000 washing machines. 
50,000 table standards. 


Assuming the fellowing selling prices :— 


Fan ТР AR гие see .. £3 0 0 
Vacuum cleaner iss "T .. 15 0 0 
Flat-iron ash T "m m 20 0 
Kettle... tae sve РР ЗЕР 2.00 
Radiator ; axe sus TM 3 0 0 
Washing machine ds nae .. 25 0 0 
Table standard... к e wae 5 0 0 
This means that we have sales to the extent of £2,750,000 


waiting for us to collect, 
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In addition, there is a balance of -135,000 dwellings waiting to 
be wired, at an average cost of, say, £20, making an additional 
£2,700,000 waiting for eolleotion by us. 

What are we, as a community, doing to convince these house- 
holders of the advantages, if not the necessity, of electricity ? Not 
a thing. We fight like tigers amongst ourselves when an inquiry 
is served up to us on a silver salver, but individually or collectively 
we do nothing to create the desire among the people for electricity, 
which would mean more business for us. Are we going to continue 
these tactics, or are we going to help each other to take advantage 
of the wonderful opportunity awaiting us? 


Although for some reason which one would be glad to 
hear, the cooking range is not included, the magnitude of 
the load to be secured suggests the urgent need for co- 
operation between the Association and the supply under- 
takings. 


ALTHOUGH the attempt of the Insti- 
tution of Civil Engineers to secure powers 
to register civil engineers failed, owing to 
the opposition of the other engineering institutions, which 
believed that such powers granted to the Civils would 
- endanger their own position, some good is likely to come of 
the effort. It is known, of course, that the Institution of 
Civil Engineers did not proceed with its Bill even to the 
first reading stage of the first House of Parliament, but 
although little has been heard of the nature of the con- 
ferences which took place between the Council of the Insti- 
tution of Civil Engineers and the other engineering 
institutions—beyond the -uncompromising determination of 
the latter to oppose the Bill in the form in which it was 
deposited in Parliament—yet it is probable that а far more 
comprehensive scheme of registration will be raised upon 
the ashes of the Civils’ first Bill. Inshort, what is in mind 
is the formation of a body representing all classes of 
engineers on the lines of the General Medical Council, 
upon which all the engineering institutions would be repre- 
sented. It would then be much easier to frame a scheme to 
place before Parliament for the registration of engineers, 
with powers to prosecute unregistered practitioners whose 
mode of business in any way suggested they were registered. 

The terms upon which registration could be carried out 
would then be subscribed to by all branches of the engi- 
neering industry. For instance, we presume that the 
conditions concerning electrical engineers would be laid 
down by the Institution of Electrical Engineers, but they 
would be put forward and enforced by the federated council, 
by whatever name it was known. If such a closing of the 
ranks could be effected, and such a central body formed, a 
registration scheme would have a much better chance of 
getting through Parliament, for it would eliminate all 
opposition, so to speak, from within. That, however, would 
not necessarily imply an unopposed passage, although it 
would considerably strengthen the case for registration. 

There would, nevertheless, still be. many special cases to 
consider, because the case of engineers is not quite so 
straightforward as that of the medical profession or the law. 
There are large numbers of what might be called working 
engineers, now in business as such, whose standard of 
theoretical education would not enable them to pass the 
present examination tests set by the leading institutions, 
and if these test& were to be applied before registration 
could be obtained, and а man without registration was not to 
be allowed to call himself an engineer for the purpose of 
business, then considerable hardship would be effected, and 
a strong case could be made out for the class who, for the 
most part, are not members of any of the institutions, 
although their practica] knowledge would probably far 
transcend that of many members of the existing institutions. 
Apart from this special case, a federal council of all engi- 
neers, working on the lines laid down in the Bill of the 
Institution of Civil Engineers, would add enormously to the 
status of the engineers, although a scheme of registration 
even then would not be easy to work out, having regard to 
the complexities of engineering, taken in the broadest sense 
of the term. 

It is interesting to note that a federation of engineering 
societies is being organised jn the United States on 
somewhat similar lines, 


The Registration 
of Engineers. 


THE interview accorded by Mr. A. 


Кесе жен Neal, M.P., and the Electricity Com- 
1920. missioners to a deputation from the 


. Association of Municipal Corporations, 
which we report elsewhere, is of considerable significance in 
several respects. The deputation supported the view put 
forward by the I.M.E.A. at the recent Convention—that the 
financial clauses of the Bill should be passed as a matter of 
urgency, to provide funds, or, at least, security which would 
enable the Joint Electricity Authorities to raise loans on 
good terms. As Sir Robert Fox pointed out, all the 
authorities in course of formation were up against this 
difficulty. But the reply of Mr. Neal afforded them little 
consolation. 

In the first placé, he hinted that the formation of Joint 
Electricity Authorities was going along so well that in all 
probability the District Boards would never be required. 
Nothing would be done with the Bill before the autumn 
—and it was clearly doubtful whether it would be pro- 
ceeded with at all. The financial question was the rock that 
split the Bill in the House of Lords, and we infer from Mr. 
Neal’s remarks that the Government is not at all anxious to 
court a repetition of that experience; he pointed out that 
public companies could raise money on the security of their 
undertakings, and urged that the Joint Authorities could do 
the same, while he addressed a special appeal to the 
corporations to give the backing of their rate guarantees, 
and so help to frame the schemes. Once more the point 
was driven home—that if the municipalities were to obtain 
control, they must also find the money. 

We take it then—though Mr. Neal was most carefully 
non-committal—that the present Bill will dwindle away 
to what he called a “short and non-controversial measure " 
(i. e., obviously, one that deals neither with District Boards 
nor with finance), or will be dropped altogether ; and that 
the component authorities of the Joint Electricity Author- 
ities will be invited to solve the financial difficulty by 
pledging their rates, and/or undertakings, as security for 
such proportion of the necessary capital as their share in the 
venture justifies. 

Incidentally, Mr. Neal pointed out that small isolated 
undertakings, which could neither derive advantage from 
inclusion in a joint scheme, nor confer any benefit upon the 
latter, need not be uneasy as to their future, for the existing 
Act imposed no obligation upon them to come in. Clearly, 
as when the Bill was before Parliament last year, many 
people raise objections, or ask questions, who have never 


troubled to read the provisions of the Act, which are 


perfectly clear on this point. 


We wonder how many Electricity Supply 
Undertakings are aware of the obligation 
imposed on them under Section 31 of the 
recent Electricity (Supply) Act, 1919. This clause penalises 
any employé who breaks his contract of service, if by so 
doing he jeopardises the ‘supply of electricity. The clause 
extends Section 4 of the Conspiracy and Protection of 
Property Act, 1875 (which up to the present has covered only 
gas and water) to the supply of electricity. But—and we 
wonder how many of those in charge of supply under- 
takings have carefully read the Section in question—there 
is an obligation also placed on every undertaker. This 
obligation is to post up a printed copy of the Section in 
some conspicuous place in the electricity works where it 
can be conveniently read by the persons employed; and as 
often as the copy becomes defaced, obliterated, or destroyed, 
to have it renewed with all reasonable dispatch. The 
penalty of not doing so is, оп suramary conviction," some 
sum not exceeding £5 a day for every day during which 
the default continues. Moreover, there is a maximum fine 
of 40s. provided for anyone who injures, defaces, or covers 
up the notice. Some little time ago we commented on the 
desirability, if not the necessity, of all those in positions of 
responsibility in electricity undertakings making themselves 
familiar with the statutory provisions applying to their 
departments, and the present is an obvious case in point, 
Verb. sat ing. | | 


Who Is Breaking 
the Law? 
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SUBMARINE 


CABLE TELEGRAPHY. 


A Rising “ Cable-Constant '': A Make-shift Term. 


By EDWARD RAYMOND-BARKER. 


MATTER relating to signalling speeds through submarine 
telegraph cables is no novelty to readers of the ELEC- 
TRICAL Review, who will not have forgotten, inter alia, 
the leading article on Speeds of Atlantic Cables in 
the ELECTRICAL Review of June 24th, 1898, as well as 
the useful assemblage of data and closely knit argument 
afforded by the special article ** Absorption and Cable 
Speeds ’’* in the same journal of June 9th, 1899. 
During many years, various circumstances have kept 
the subject of “ cable-constants "' (so called) in the mind 
of the present writer f Especially has this been so in 
recent times owing, principally, to seeming anomalies 
connected with the use of certain symbols, "and of ap- 
parently not always consistent numerical equivalents. 
Notwithstanding that the articles and books by Dr. 
John A. Fleming, F. R. S., Dr. A. E. Kennelly, and Dr. 
H. W. Malcolm, amonat others, have shed much light 
on the higher mathematical solutions applicable to these 
matters, the present writer will not be thought presump- 
tuous if, in connection with a quite recent Press refer- 
ence to developments due to modern current-am plifiers 
or magnifiers, he ventures to submit to the editors and 


readers of the ELEcrTIucAL Review one or two practical 


Fig. 1.—EA&LY (1912) PATTERN ORLING AMPLIFIER OCEAN} 
CABLE SIGNALS. Constant = 3 x 300 /.p.m. = 1200. 


considerations relating to the so-called “© cable-constant '' 
as used by cable authorities and others in modern every- 
day practice. 

The very useful and informative review, in the ELEC- 
TRICAL Review of June llth, 1920, over the initials 
“А. F., of Prof. Dr. J. A. Кенія book '' The 
Propagation of Electric Currents in Telephone and 
Telegraph Conductors,“ f includes reference to. the 
Orling and Heurtley relays. 

These relays are instanced by the reviewer as examples 
of improved submarine-eable current-receivers, which, 
in his opinion, have badly upset " preconceived data 
regarding the ''cable-constant"' as referred to in Dr. 
Fleming's above-mentioned notable work. 

Apt and pertinent as is this allusion to the current- 
amplifiers or magnifiers of Heurtley and of Orling (with 
which—by the way—the selenium current- TM of 
Cox and of Dixon might have been bracketed) there is 
one sense in which the reviewer's words relating to the 
effect of these improved apparatus on the ''cable con- 
stant’? seem to have failed to coincide absolutely with 
historic practice. 

With permission, the present writer will reproduce 
“A. F.’s’’ words on the subject in point:— 


* This article was from the pen of our esteemed contributor, 
Mr. J. Hyiner-Jones, M.I. E. E.—Eps. 

t See The Speed of Submarine Telegraph. & Cursory 
Historical Sketeh," written, at special invitation of the 
Editor. by E. Raymond-Barker, for the [Electrician of Septen- 
ber 15th, 1916. Now—with articles by other writers—re- 
printed and published, in book form, by Meesrs. Benn 
Brothers, Ltd., 8, Bouverie Street, London, E.C.4. 


; Constable & Co., Ltd, 


€€ 


. . . In the. chapter dealing with the speed of sig- 
nalling in cables reference is made to the ‘cable con- 
stant,' which is defined as the product of the capacity 
of the cable, its resistance, and the letters per minute 
which can be sent through it. This, however, is a very 
arbitrary quantity, which has already been badly upset 
by such delicate receiving instruments as the Orling and 
Heurtley relays, to say nothing of the possibilities in- 
herent in the modern amplifier." (Three-electrode ther- 


mionic oscillatory valve relay.) $ 


This constant cited by “А. F.," namely, the product 
of K R and (eligible maximum) Z. p. m., can hardly Бе 
accurately described as a very arbitrary quantity.“ 

Nor has this constant, during the past half century 
or more, been a constant absolute, and final up to the 
moment at  which—somewhere about 1910—it was 
“badly upset" by the performances of the two “‘ re- 
lays " mentioned by “А. F.” 

On the contrary, whilst during that period of time, 
the “cable constant“ has, in the main, evinced a rising 
tendency indicating improvement in circuit efficiency on 
a cable of given KR, that same cable constant has 
'aried according to attendant circumstances. To take 
one out of many instances, up to the present time, the 
cable constant for duplex working—other things being 
equal—has always been lower than with simplez. 

Naturally the striking results (by inference) referred 
to by “А. F." as having been obtained by means of 
the Orling and Heurtlev relays," appear high up on 
the rising cable-constant curve as plottings, each of 
which, ever and anon, owing to some further improve- 
ment effected, is moved still further up the curve, the 
topmost limit of which is, as vet, unknown. 

In a word, the term ''eable-consfant has been a 
misnomer, and is but a makeshift. For, in truth, this 
term is applicable only (a) to comparison of two cables 
of approximately similar K R's and (b) to speed-test 
data obtained not only with certain apparatus among 
others of varied design and characteristics, but with 
that same apparatus adjusted and tuned up to the same 
given relative standard of efficiency; not necessarily 
uniform in degree, but relatively suitable to each par- 
ticular degree of required periodicity. 

In the late 'fifties, and early sixties, Thomson’s 
(afterwards Kelvin’s) mirror and siphon-recorder raised 
trans-Atlantic cable speed from something between three 
letters and seven letters per minute to quite 85 7. p.m., 
this being equivalent to K w х. рот. = 340 x 10 — an old- 
time “constant "" on the 1865 Atlantic cable. 

Then the curve, to which Thomson's inspiration had 
given so good a start, continued to climb. 

This upward progress, little by little, was, in a general 
Way, maintained throughout the succeeding half-century, 
partly owing to increased experience and skill of an 
operating staff that has always taken a pride in getting 
the most out of the cables under given conditions, but 
principally due to a chain of improvements, a flash- 
summary of which may here be cited: The successive 
or cumulative adoption of signalling condensers at one 
or both ends of the cable, Gh: sending, automatic trans- 


8 Regarding possible application of the valve amplifier as 
a relay for quasi-steady currents, e.g., for submarine cable 
te legraphy, Captain L. B. Turner, M.A., in his Paper on the 

'" Osciilatory Valve Relay ” (I. E. E., January 30th, 1919) ex- 
pressed the opinion that ''the valve relay in this form must, 
it is thought, be adaptable to submarine cable working; but 
this is not an easy problem, and only preliminary trials have 
so far been made. .. 

N.B.—The terms amplifier (Fr. amplificateur) and magnifier 
as applied to certain high-sensitivity receivers designed for use 
on submarine cables were in use before the appearance of the 
thermionic valve relavs now called amplifiers.—E. К.-В 

| Derived from data in Chaps. II and IIT in Sir Charles 
Bright's most useful book of reference: Submarine Tele- 
graphs." Crosby Lockwood. E. R.-B. See also the Elec- 
trician, September 15th, 1916. 
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mission curbed and uncurbed, various methods of in- 
verse-current working, shunted condensers, Mr. S. б. 
Brown’s magnetic shunt, and various other forms of 
self-induction shunts, Dr. Muirhead’s and others, con- 
nection arrangement of receiving apparatus as an 
oscillatory circuit with shunted condenser, also resist- 
ances, inductive and non-inductive ; above all, the advent 
of current amplifiers or magnifiers. Each one of these 
improvements contributed its quota towards the increase 
of the ''letters per minute’’ factor in the expression 
к W l.p.m. or cable constant.“ | 

The numerical equivalent of this last-mentioned er- 
pression has thus risen to considerably over 1,200 (mil- 
lions); indeed, recent experiments on the cables have 
rendered certain the attainment of а ‘‘ cable constant 
of well nigh 2,000 x 10*. 

To digress for a moment. So long ago as in 1912 was 
the cable constant 1,200 attained by a early-pattern 
Orling jet relay, which, in experimental trials over an 
ocean cable of кв=4 х 10*, recorded signals at very 
nearly 300 letters per minute, which speed happened 
to be the mazimum limit of the particular transmitter 
used. The fact that this constant of 1,200 has often 
been referred to in technical articles and books adds 
interest to inspection of the accompanying fig. 1, which 
shows some of the actual received signals there referred 
to; actual words being: ''Cable company " and ‘‘ His 
sister.“ Any cable man sees, at a glance, that had still 
faster transmission been available, the reception would 
have greatly exceeded 300 /.p.m. with easily decipher- 
able signals. The ''fly in the ointment ” was, in those 
days, the inability of this sensitive reception (except 
under semi-suicidal modification) to stand the shock of 
duplex out-going signals. This phase of the matter— 
now satisfactorily settled—will be dealt with further on 
in this article. | 

When considering these ''cable constants," one does 
not lose sight of the circumstance that, with regard (1) 
to the expression к w l.p.m., the higher the K w factor 
(say 8 x 10°) the more easily is a high constant attainable, 
for, in this-case, the mechano-electric necessities do not 
involve any ultra-high-speed movements of mechanism. 
Whereas, (2) with a low or medium x R factor (say 2 
х 10°), before one can reach the high-speed constant 
attained in the first case, transmitting, receiving, and 
relaying electric mechanisms have to be brought into 
play under conditions of exceedingly high instrumental 
stress—conditions under which only very high-class de- 
sign and construction can ensure stability, and time- 
uniformity of operation. 

For example, let the KR in the former instance —8 
x10°. In order to attain a speed constant’’ of 
1,600 x 10°, l.p.m. must=200 which, at 4 contacts per 
letter (in round numbers), =800 contacts per minute = 
about 13 contacts per second. Whereas on a KR of 
2x10', in order to attain a speed constant’’ of 
1,600 x 10°, . p. m. must = 800, that is 3,200 contacts 
per minute =about 53 contacts per second—a high 
figure, though not impossibly so, especially under con- 
ditions as advocated by Major-Gen. George O. Squier, 
Chief Signal Officer, U.S. War Departinent—namely, 
that submarine cable transmission should be effected 
through the medium of an unbroken single-phase alter- 
nating current of the sine-wave type using three different 
amplitudes severally for spaces, dots "" and '' dashes ''* 
a stvle of transmission excellently adapted to duplex 
conditions, owing to the wave-like shape of the trans- 
mitted alternations, as compared with the customary 
square-topped current-impulses so awkward for duplex. 

The foregoing comparison of two highly divergent 
k R's is merely an illustration of one of the anomalies 
of the x n law, the shortcomings and limitations of which 
have been so clearly summarised and explained by Dr. 
Malcolm in The Theory of the Submarine Telegraph 
and Telephone Cable," pp. 232-241, also p. 259. 


‹ J 


Clearly, then, it is desirable that the expression Kn 


l.p.m. as а cable constant —for ordinary practical 


* See the ELECTRICAL. Review, July 30th and August 6th, 
915 


office use—be replaced or supplemented by some more 
comprehensive expression which will take into account 
the varying relativities severally between KR and 
'].p.m."' factors. At the present time, if A" tell 
"B" that a new magnifier brings about a speed 
constant ’’ of, say, 1,800, B, before he can estimate 
the nature or extent of the feat involved, has to ask 
Over what KR?” 
(To be concluded.) 


TRANSPORT PROBLEMS IN PARIS. 


IT was recently mentioned that а scheme was being pro- 
moted in Paris for the amalgamation of the transport 
undertakings on the surface in the capital and ite 
vicinity, and it was suggested that the working of 
the combined companies would be entrusted to an 
operating company. The details of the project have 
now been put forward in a report prepared by the Prefect 
forthe consideration of the Paris Municipal Council, and 
the General Council of the Department of the Seine. 
The public authorities and the Commission for the 
reorganisation of t rt services in common, are of 
opinion that the undertakings of the six companies con- 


cerned should be purchased in order to unify the system 


of working, which would be entrusted to a company 
in which the authorities would be also interested. 
To amalgamate the companies and effect a settlement of 
the purchase price all at once would necessitate the 
flotation of a large loan. In order to overcome this 
difficulty the idea has been conceived of proceeding with the 
redemption by the adoption of a system of annuities. These 
would be spread over a period of 30 years, and in return the 
obligation would be placed upon the companies to surrender 
their movable and immovable property forming the 
public domain included in the concessions, or forming part 
of their private domain. Оп the other hand, the companies 
would retain their cash funds, portfolio securities, and 
banking accounts, whilst the stocks would be purchased by 
the Department of the Seine at the invoice prices. As a 
result of the negotiations the companies have formulated 
their claims for compensation on an annuity basis. The 
largest undertaking— the Compagnie Générale des Omnibus, 
which is chiefly a tramway concern—asks for an annuity of 
20,000,000 fr. on combined share and loan capital of 
268,000,000 fr. ; the Compagnie des Tramways de Paris et 
du Departement de la Seine applies for an annual 
payment of 6,500,000 fr. on capital of 78,000,000 fr.; 
the Compagnie Générale Parisienne de Tramways, an 
annuity of 5,000,000 fr. on 65,000,000 fr. ; the Tramways 
de l'Est Parisien, 4,500,000 fr. on 41,000,000 fr. ; the 
Chemins de Fer Nogentais, 2,960,000 fr. on 20,000,000 fr. ; 
and the Tramways de la Rive Gauche an annuity of 
6,500,000 fr. on capital of 12,000,000 fr. 'The amount of 
the annuities would suffice for the payment of interest on, 
and the redemption of, the loans, and provide 6 per cent. 
for the interest and redemption of the share capital. If the 
вїх companies are able to obtain the grant of the annuities in 
question, it is probable that they will be glad to withdraw 
from the transport business, having regard to present diffi- 
culties in working and the uncertainty of the future. Whether 
they will unite to constitute an operating company with the 
object of competing for the working concession which is to 
be granted in the event of the amalgamation of the under- 
takings being carried into effect, so as to secure uniformity 
in working, administration, and in the formation of new 
connections—well, this is quite another matter. Тһе 
companies certainly have before them the experience of the 
Compagnie Parisienne de Distribution d'Electricité, which 
is à combination of the former Secteurs, or local companies, 
and in whose gross revenue the Municipal Council partici- 
pates without sharing the rieks of the shareholders ; and 
they also have within their reach the similar experience of 
the Metropolitan Railway and the Nord-Sud Railway, in 
which the financial advantages are all on the side of the 
local authorities. 


Ed E 
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THE SHEPHERD'S BUSH—EALING 


THE Central London electric railway service over the Great 
Western Railway extension from Wood Lane, Shepherd’s Bush, 
to Ealing Broadway, was officially inaugurated last week, when 
а special inspection train, carrying directors and officials of 
the Great, Western and London Underground Railway Com- 
panies and a party of guests, was run from Liverpool Street 
to Ealing Broadway and back to the British Museum. 
After the trip luncheon was served at the Holborn Restaurant, 
the Right Hon. Viscount Churchill, G.C.V.O., chairman of 
the G.W.R. Co., being in the chair. : 


FId. 1.—G.W. AND O.L. RAILWAY EXTENSION. 


It will be remembered that the Central London railway 
was opened for passenger traffic on July 30th, 1900, 
between Shepherd's Bush and the Bank. During the first 
six months of operation over 143 million passengers were 
carried over the line; that number increased annually until 
in 1919 the passengers carried numbered nearly 48} 
millions. On July 27th, 1912, the extension from the 
Bank to Liverpool Street was opened to traffic. In 1905 
the G.W.R., by Act of Parliament, obtained authority 
to construct the new line, and in 1911 
another Act gave the C.L.R. powers to 
connect up with the new line, and run 
ita trains through to Ealing. 

Work was commenced at the beginning 
of 1913, and good progress was made, but 
the incidence of the war delayed the com- 
pletion of the undertaking, particularly 
in во far as the electrification was con- 
cerned, it not being possible to secure 
the necessary equipment. It is, there- 
fore, to the credit of all concerned that | 
the new service has been inaugurated o 
soon after the Armistice. 

It is proposed to run а 10-minute 
service on week days between 6 a.m. and 
8 p.m., and between the latter hour and E 
midnight a 14-minute service; on Sun- S mem = 
days a 15-minute service will be avail- let Rev /,\" 


ELECTRIC RAILWAY EXTENSION. 


by the thick black and white line, from Ealing Broadway 
parallels the G.W.R. main line for about half a mile, after 
which it turns northwards towards the G.W.R. London- 
Birmingham line, adjacent to which it pursues its course 
to Old Oak Common, running under the G.W.R. lines at 
that point and proceeding along the west side of Worm- 
wood Scrubbs. Physical connection is made with the C. L. R. 
at Wood Lane station. 

Additional platforms have been constructed at Ealing 
Broadway and Wood Lane stations, and a new intermediate 
station has been built at East Acton. | 

The electrification of the new line has been carried out 
on the same principle ав is already operating on the Central 
London Railway, namely, what is known as the three-rail 
principle, with centre positive conductor rail and running 
rail return. Electricity is supplied from the Great Western 
Co.’s power station at Park Royal. The supply is three- 
phase at 6,600 volte, and is transformed and converted to 
600 volts D.C. at Old Oak Common sub-station where the 
supply to the line is given. In addition to a supply for 
traction purposes a single-phase supply at 460 volte is pro- 
vided for the electric signalling system. 

The working of the trains is safeguarded by the provision 
of automatic signalling, the line being divided into sections, 
eight on the down road, and nine on the up road, the longest 
section being about 1,100 yards, thus enabling a service 
with the minimum of interval to be run when necessary. 
There are three signal boxes. The Wood Lane Junction 
box controls a fly-over junction, fig. 4, connecting the West 
London and West London extension lines to Addison Road 
and Olapham Junction south of the Thames, The signal 
box works the facing points of the junction, mechani- 
cally and electrically controls the necessary signals for the 
protection of the junction. The North Acton box controls 
the junction between the new line and the Great Western 
direct line to Birmingham. The interlocking apparatus 
required for the new terminus is operated from the District 
Co.'s signal-box at Ealing Broadway, and is of the electro- 
pneumatic type, there being six sets of points. All signals 
are of the three-position type, worked in the upper 
quadrant, fig. 4, which are controlled by A. C. track circuits. 

The signals are put to “danger” on the passing of a 
train, and do not alter in position unti] the train has cleared 


able. The new line will develop the 
previously badly-served districts through 
which it passes, and will afford residents 
a more direct route to the West End and City of London 
with connections to all parte. It should also considerably 
relieve the District Railway from Ealing during the busy 
portions of the day. 

The extension, which is 4 milea 22 chains in length, the 
C.L.R. from Wood Lane to Liverpool Street being 6 miles 
76 chains long, forms a connection with the West London 
line near the Uxbridge Road, and is available for use by 
G.W.R. passenger and goods trains; freight traffic had 
already been conveyed over it by G.W.R. steam trains prior 
to the commencement of passenger traffic on August 3rd. 
ТР  ^wline, the location of which is indicated in fig. 1 


Fig. 2.—LooKING EAST FROM EALING BROADWAY. 


the track circuit of the first section ahead, when the signal- 
arm works automatically to the 45 degrees position. Upon 
the train clearing the second section ahead, the signal 
assumes the vertical position. At the junctions the signals 
are controlled by the signaller in addition to the track 
circuits. In each signal-box there is an illuminated 
diagram, by means of which the signalman is able to 
follow the movementa of trains over the sections of line 


applying to the signal-box. At each signal a train-stop is 


provided, working in conjunotion with the signal-arm, 
which on being passed in the ** danger" position automatically 
applies the brake on thetrain. For foggy weather, repeating- 
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light signals are provided along the line at a distanoe of 
200 yards from the signals. 

The signal work has been carried out by the Mackenzie 
Holland and Westinghouse Power Signalling Co., under the 
direction of the signal engineer of the Great Western 
Railway. 

. 'The trains consist of six cars—two motor-cars, and four 
trailers. The latter are standard C.L.R. stock, while the 
motor-cars were specially designed for this extension. "The 
control equipment supplied by the В.Т.Н. Co. is cf the 
relay automatic type. The normal position of operation is 
to place the controller at once to the full-on position when 
starting a train. The contactors are then picked up in 
their correct sequence by the current-limiting relay, which 
operates as soon as the motor current has dropped to a pre- 


Fic. 3.—APPROACH TO WOOD LANE, LOOKING EAST. 


determined value. The relay consists of two shunt coils 
and one main coil ; the latter carries current equal to that 
of one motor only. 

The actuating coils of the contactors are energised through 
one or other of the two shunt coils in a manner such that, 
if one is energised through one shunt coil, the next one to 
close will be energised in series with the other shunt coil. 
The two relay shunt coils act on two plungers controlled by 
gravity. Each plunger, when in its 
normal position, closes a disk switch in 
series with the other shunt coil; but 
when raised (due to its coil being 
energised) opens this switch. Thus, 
when one of the plungers is raised, the 
shunt coil acting on the other cannot 
be energised because of the break in 
the circuit produced by the above- 
mentioned switch, but although it is the 
control current that raises the plunger 
so as to produce this break, it is the 
current passing through the main coil 
which maintains the break and the 

lunger is not released until this current 

dropped to the pre-determined value. 
Then the plunger falls and closes the 
switch, which completes the circuit for 
the next contactor coil to be energised. 

The principle underlying the method 
of control adopted in connection with 
the current-limiting relay is that after a 
contactor has been picked up, as des- 
cribed above, its coil is immediately transferred (by means 
of inter-locks) to another wire. "There are thus essentially 
two operating wires, the picking-up wire and the retaining 
wire, although other wires are introduced for forward and 
reverae, circuit-breaker setting, &c. As there are no main 
bus lines down the train a potential relay is fitted on each 
motor-car, which drops all contactors on that car when the 
motors lose current. This is necessary, because when no 
current passes through the main coil of the current-limiting 
relay it ceases to exercise its control over the rate of 
picking-up of contactors. 

The controller has four forward points and two reverse 
(series only), of which Nos. 2 and 4 are running points, 


"Еа. 4.—THE FLv-ovER WEST OF Woop LANE STATION. 


where all resistance is out out. A useful provision is that, 
if in the course of the automatic notehing up the controller 
handle is brought back to the first or third notch, as the 
case may be, the automatic closing of contactors is stopped, 
but those already closed are kept up. The working of the 
safety button on the controller handle differs from the 
C.L. Railway standard in that the safety button cannot be 
released, except when the handle is at the off position. If, 
however, the handle itself be let go, it flies back to the off 
position, when current is instantly cut off, and the brakes 
applied throughout the train. Another safety device is the 
control circuit governor. By interrupting one of the 
control circuits it prevents the train being driven forward 
unless the train pipe of the Westinghouse brake is charged 
with air and the trip cock is cut in. 

Each motor-car is fitted with two G.E. 212 motors of 
240 H.P. geared Tor a free-running speed of 35-40 M.P.H. 
The brake equipment is of the Westinghouse type with im- 
proved triple valves on the motor-cars and quicx-acting 
triple valves on the trailers. The brake blocks are cf 
unchilled cast-iron. "The air-compressor is of the B.T.H. 
Со.'в С.Р. 28a type. The motor-cars are provided with a 
covered vestibule at the trailing end and middle doors. 


- The control of the latter is similar to that described in опг 


issues of April 16th and 23rd, 1920, in connection with 
the new Bakerloo stock. 

The interior steel panels of the motor-cars are painted а 
light brown to tone with the colour of the moulding, &c., 
which is of teak or steel, painted to match. The lamp 
fittings and ends of crcss seats are finished in oxidised 
bronze ; other fittings are of aluminium alloy. The ceiling 
of the arched agasote roof is enamelled flat white. With 
regard to ventilation, in addition to the ordinary drop lights, 
an air duct with perforations runs the whole length of the 
motor-car, and is open to the air at the ends. 

The motor-cars are constructed mainly of steel, with some 
teak interior finish. The sole bars consistof 12 in. x 4 in. 
x 0'6 in. bulb angles, upon which the body framing is 
built up. The motor trucks are built of plate and angle 
iron. The trailer trucks are built up of pressed-steel 
sections, and are fitted with the ordinary laminated side- 
bearing springs. The motor-cars were constructed by the 
Cammell Laird Co. from diagrams drawn by the Ealing 
Common Drawing Office of the Underground Companies. 

The leading dimensions and weights of the trains are as 


follows :—Length overall, 47 ft. 9 in. ; width over body, 
8 ft. 9 in.; total height from rail, 9 ft. 35 in.; centres of 
bogies, 29 ft. 6 in. ; diameter of motor wheels, 36 in. ; wheel 
base of motor bogie, 6 ft. 8 in. ; diameter of trailing wheels, 
29 in. ; wheel base of trailer bogie, 5 ft. "The weight of car 
completely equipped is—motor end, 22} tons; trailer end, 94 
tons, the weight of a six-car train (unloaded) being 128 tons. 

The first ordinary passenger train over the new line left 
Ealing Common station at 6 a.m. on Tuesday morning last, 
the complete journey to Liverpool Street occupying 35 
minutes. At a later date it is proposed to build two 
additional intermediate stations, at East and West Acton 


respectively. 


1668 THE ELECTRICAL REVIEW. [vél 87. No 2.298, Avast 6, 1930. 


E EFFICIENCY OF LEAD ACCUMULATORS. 


By T. E. GREEN. 


ACCUMULATOR efficiency can be measured in two ways; 
either by what is known ‘as the quantity efficiency, or the 
energy efficiency. The usual method of calculating these is 
as follows :— 


Q (Qauantity efficiency) — Output in ampere-hours/Input 
in ampere-hours. 


E (Energy efficiency) == Output in watt-hours/Input 
in watt-hours. 


Of these two expreasions, the latter is the more accurate, 
because it includes the voltage at charge and discharge, 
which the former ignores altogether. For this reason also, 
E will always be smaller than Q. When calculating the 
output and input, it is necessary to take the output first, and 
then the input, which is required to complete the equation, 
ı the amount necessary to bring the cell back to eractly the 
same condition as before discharge. 
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ELECTRICITY IN MESOPOTAMIA. 


WE are indebted to Lieut.-Col. S. Н. Bridcut, O.B.E., 
A.M.I.E.E., Director of Electrical and Mechanical Services, 
Mesopotamia, for the following information respecting elec- 
trical activities in that country. As an example of British pro- 
gressiveness against tremendous handicaps this will no doubt 
prove of interest to our readers. 

The original E. and M. Section of the Royal Engineers 
in Mesopotamia was started in the early days of the war to 
undertake all arrangements for the provision of electric lights 
and fans and water supplies for the troops at Basra and on 
the lines of communication. Its main functions were the 
provision of these necessities for the. hospitals. 

Towards the end of 1916 the activities of this unit were 
largely extended. Under the late Brig.-General Stokes- 
Roberts, C.B. (Director of Works), and Col. J. S. Pitkeathly, 
C.V.O., C.B.E., D.S.O. (commandant of the unit), an exten- 
sive progranime for the provision of adequate arrangements 
for electric lighting and fans, pure water supplies, ice supplies 
and refrigeration for the whole force, and extending up to 
divisional areas, was undertaken. The accomplishment of 
this programme was an important factor in the vast improve- 
ments that were made for the health and comfort of troops 
in а country notorious for its evil summer climate. 

“The scope of the unit continued to grow until it ulti- 
mately embraced such works as the erection and maintenance 
of a large number of irrigation pumping sets to improve the 
food supply in the country, the erection of flour mills and 
baling presses for hay and bhoosa, the assembling and main- 
tenance of road rollers, and the working of & small oilfield 
that had been commenced by the German engineers with the 
Turkish Army. Workshops at Basra and Baghdad were con- 
siderably enlarged so as to be able to deal with all classes of 
electrical and mechanical repairs, and а third workshop was 
started at Mosul. 

"In November, 1919, Major-Gen. E. Н. de V. Atkinson, 
C.B., C.M.G., C.LE., took charge of the combined appoint- 
ment of chief engineer and secretary to Government in the 
-Public Works Department. Under his charge the electrical 
and mechanical section was made a separate department, with 
Lieut.-Col. S. H. Bridcut, O.B.E., as Director. 

“The E. and M. directorate now control the electrical and 
mechanical services throughout the country. At Basra the 
power supply extends seven miles up the river, and оп both 


It is, of course, а well-known fact that the capacity of 
cells varies with the rate of discharge' and the tempera- 
ture. We may, for the present, safely neglect the latter. 
The variation of capacity with the rate of discharge is 
shown in fiv. 1. Now, what is the effect of variation of 
discharge rate (or capacity), on the efficiency of а cell? 
This is also shown in fig. 1, and it will be seen from this 
curve that the higher the rate of discharge, the lower is the 
efficiency of the cell. 

Undoubtedly the moet efficient type of battery is the 
floating battery ; repeatedly charging and discharging a 
cell for short periods of, time gives a much higher efficiency 
than long charges and discharges. Referring to fig, 2, we 
see that for, say, one minute charge and discharge we get an 
efficiency of about 94 per cent., whilst for four or five hours’ 


charge and discharge the efficiency is only 76 to 74 per. 


cent. 
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banks, and provides energy for a large number of electric 
cranes and cargo-handling devices. At Baghdad the electrical 
distribution covers a very large area, which includes power 
supplies for railway workshops and a Governinent flour mill. 

Small power houses are in operation at numerous other 
stations in the country, including Amara, Kut, Nasiriveh, 
Dewaniyeh, Hilla, Tekrit, Baiji, Kirkuk, and Mosul, so that 
the essential comforts of the electric fan are enjoyed by prac- 
tically all British personnel in Mesopotamia. 

"At Basra and Baghdad, the power station plant is 
steam driven from oil-fired water-tube boilers, and at Dewani- 
yeh small marine type steam sets, with oil-fired vertical boilers 
are installed. At all other stations, internal combustion 
engines are used as prime movers. 

The E. and M. directorate have erected and maintain most 
of the water supply services throughout the country. By 
central control, uniformity of treatment of water 1s ensured, 
with the result that water-borne diseases have now almost 
disappeared. Close upon four million gallons of water is 
daily pumped, chlorinated, and piped to consumers. 

“The department maintains an up-to-date laboratory under 
the control of a qualified chemist. This branch is responsible 
for the control of water treatment, and for the examination 
of all fuels and materials used by the E. and M. services. 

““Тсе and refrigeration is an important side of E. and M. 
directorate activities. During the hot weather an average of 
80 tons of ice is produced daily, and refrigeration barges and 
stores cam maintain up to 1,500 tons of frozen meat. The 
large ice plants at Basra and Baghdad are electrically driven. 

With the establishment of a settled Government in Meso- 
potamia, it is expected that a considerable number of the 
electrical and mechanical works put into this country bv the 
Army will ultimately be taken over by the civil administra- 
tion and developed for the benefit of the inhabitants. When 
the British came to Mesopotamia they found a barren land 
that had hardlv known any of the benefits of modern engineer- 
ing science, Within the short space of five years they have 
given it a start unrivalled in modern history, and with the 
sweeping away of the lethargy that characterised the Turkish 
Administration, Mesopotamia may again develop into a great 
country in which the electrical and mechanical engineers will 
play an important part.” E | 

Lieut.-Col. Bridcut wishes it to be known that all inquiriea 
regarding these and future developments, and all catalogues, 
&c., should be addressed to him as Director of Electrical and 
Mechanical Services, Office of the Chief Engineer, Baghdad. 
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NORWEGIAN WATER POWERS. 


As in many other countries, so in Norway has the scarcity 
of coal owing to the absence of national coal deposits brought 
about a serious state of affairs, and Norwegian ships are 
having to proceed to different parts of the world in order to 
fetch coal where and when coal is obtainable. As а conse- 
quence, it is said that hundreds of millions of Norwegian 
crowns (kroner) are being unnecessarily squandered at a 
time when, if the past action of the State had not destroyed 
private enterprise, the country would be independent of 
foreign coe] supplies, except for bunkers, and Norway would 
be covered with a network of transmitting and distributing 
mains, supplving energy for lighting purposes and for all the 
industrial needs of the country. The indictment brought 
against the State by Norges Handelstidende, of Christiania, 
for its action with regard to the water powers is very strong. 
Ten years ago, the newspaper states, far-sighted men foresaw 
on the one hand the enormous economy which would result 
from the extensive utilisation of the national waterfalls, and 
on the other the dangerous situation in which the country 
would be placed in the event of British coal supplies becoming 
less easily obtainable than formerly. Some of the most 
competent Norwegians took up the question with the greatest 
energy ten years ago, and if they had been permitted to con- 
tinue the work as it was begun, the country would to-day 
have had at its disposal so much electrical energy that very few 
industries would have heen dependent upon coal. 

Unfortunately the State placed itself in the wav. The 
Storting (Parliament) passed a concession law which went 
too far in the conditions imposed upon the utilisation of water 
powers. In the opinion of the newsnaper the rigorous law 
was exercised in euch a manner that it stopped private enter- 
prise in this direction, and it even arrested municipal efforts. 
Not only does the law put the greatest obstacles in the wav 
of the beginning and carrying out of work with generating 
stations, but it can also be applied to existing works in such 
& manner as to deprive the owners of the economic results, 
and even cause them creat losses. This was the case, the 
newspaper remarks. with Mr. Blakstad. who was practically 
compelled to sell the Hogefoss works at a heavy loss, whilst 
he has been specially hampered with the Tvsse works. These 
and other cases have shewn that the State not onlv has 
complete control over those who utilise water nowers. but 
also that it uses this power to their detriment. Under these 
circumstances it is obvious that no one will invest private 
canital with such a law suspended over their heads, and 
with an administration ready to exercise the law to one's 
injury. at anv time whatever; to invest money would be 
equivalent to throwing it away. 


On the other hand, the State itself has 
The Effect proceeded to purchase and utilise water 
of powers. But there is onlv one thing to 
State Control. say about the State's supply of electrical 
energy—practically no energy has vet been 
eupplied. Excepting the Glomfjord works there ія practicallv 
little of electric power stations to be seen. In the case of 
the Norefalden, where the State has had possession for over 
ten years, the work has reached a beginning. The consumers 
in the Buskerud's district have waited all this time in vain 
for & supplv. In the meantime the costs of erection and 
equipment have increased bv at least three times since the 
original step taken by the State; but the communes receive 
no compensation for having been held up with promises all 
this time; they must accept the situation as it is to-day and 
pay for energy at the price represented by three times the 
former cost of construction. It remains to he seen whether 
anything will ever be completed with the Norefoss, but in 
anv Сазе all those who have been fed with promises of nower 
from this works have hitherto been bitterly disapnointed. 
and this is the case wherever the State proposes to deal 
with water powers. Some of the communes have built 
works. mostly of small dimensions, but the results have 
often been poor. The case has been more satisfactory where 
existing works have heen acquired hv the communes. The 
municipal council of Christiania unfortunately neclected to 
acquire the Kvkkelsrud works when offered to it: the conncil 
is now erecting works in the Solbergsfoss. the supply from 
which will he excessively dear. In conclusion, the newspaper 
etates that the result of Government intervention haa been 
that the State has placed its paralvsing hand an water power 
utilisation in the lees costly times, kent prospective custemers 
waiting, and prevented private enterprise, whereas if the 
latter had been allowed to develop it would not now he 
necessary io send ships all over the world in search for coal. 


A later issue of the same Norwegian 
The Smelting of newspaper contains a report of an inter- 
Ore view with Mr. Ragnvald Blakstad, dealing 
Concentrates. with the identical and incidental problems. 
. Discussing the question of the position of 
Norwegian currency in international] exchange, Mr. Blakstad 
is reported to have stated that the unfavourable situation was 
due to the unsatisfactory trading balance; the Norwegians 
were constantly importing, but the exports were at a mini- 
mum. For instance, they paid for and imported from 
300,000 to 400,000 tons of iron and steel per annum, notwith- 
standing that thev lived in one of the richest iron ore countries 
in the world. It would easily be possible, in his opinion, 
to produce from 4,000,000 to 5.000,000 tons of iron ore con- 
centrates per annum, and with the assistance of the water 
powers make sufficient steel to meet the requirements of 
the country. He had in Tvssedal an ironworks with furnaces 
completely ready for smelting iron concentrates by electricity. 
but could not get permission to carry on the work. Yet 
vear in and year out thousands upon thousands of horse-power 
were flowing into the seas without being utilised. 


After confirming the statement that by 
means of a rational development of the 
water powers it would be possible to render 
the countrv independent of imports of 
supplied. Excepting the Glomfjord works there are hardlv 
any electric nower stations to he seen. In the case of 
loans were unobtainable for the purpose, and as a consequence 
no power was available. Tt had long been pronosed to erect 
works in the Numedalslaagen for suvplv to Christiania. but 
evervthing went slowlv. Tf the authorities were not willing 
to utilise nower from Tvsse. which was offered to the State 
and Christiania in 1918, the State should see that power was 
transmitted from Numedalslaagen ag sneedilv as possible: 
the work could be completed in the course of two venra, 

The speaker's offer to sunniv the Ostland with electrical 
energv received no response from the State anthorities. Не 
offered to defray the cost of mains en condition of being 
given permission to supply Christiania and Ostland with power 
for a period of 90 vears, at the exniration of which the mains 
would pass into the nossession of the State free of charge: 
but the authorities were not agreeable to the nronocal. Tt 
would have heen nossihle for him to deliver 100 00 xw. 
from Tysse to Christiania at 90 kr. per kw.. or 68 kr ner 
horse-nower. As compared with this offer the nower from 
the Solhergefnse works, when it was once completed, wonld 
rost ahont 600 kr. ner horse-power delivered in Christiania. 
Tn conclusion Mr. Blakstad exnrersed the oninion that the 
onlv reasonable and economic method was to devise a schema 
of electrification for the whole of the countrv. nnder which 
the most favourablv situated water powers wonld he ntilised 
for large worka having connection with the existing network 
of mains: and in this wav it would gradually become possible 
to make extensions so as to cover the whole of the south and 
east of Norway. | 


The Cost ої 
State Inactivity. 


SLEEPERED TRACK AT BIRMINGHAM. 


Tue Tramway Department of the Citv of Birmingham has just 
completed the constrnction of a tramway on the eleener prin- 
ciple at Salford Bridge. Erdincton. situated about 93 miles 
from the centre of the city. The scheme was sanctioned hv 
Farliament in 1914, and consists of about three miles of double 
track, of which nearly two miles has just been opened. 

The track commences at the junction of Gravelly Hill and 
Slade Road, and finishes at Hollv Tane, close to the new 
factories recently erected bv the Dunlop Rubber Оо. 

It is the intention of the citv authorities at some future 
date to make this new road 103 ft. wide, with a track laid 
on sleepers in the centre and a carriagewav on either eide, 
& system which the road-using public are already beginning 
io appreciate. ; 

It was decided to construct the whole of the permanent- 
wav by direct labour, without the intervention of a con- 
tractor, and judging from the qualitv of the work the tram- 
wavs committee has no cause to recret the decision. 

The construction ef the new road has not presented anv 
engineering difficulties except at one point where л hank of 
red sandstone abont 30 ft. high near Gravelly Hill had to 
be cut through. This bank ir abont 300 varda long. and the 
rock was first loosened by blasting and then loaded into 
tin wagons and carted to low-lving land in the vicinitv. 

Tn lavine the permanent wav the ground was first excavated 
to the required depth. and owing to its hogev and water-logged 
nature a біп perforated drain pipe was laid on concrete in 
the centre of the clearwav at an approximate depth of 
З ft. 8 in. from the ton anrface of the rail. The trench con- 
taining the pipes was filled nn to the correct level with 21 in. 
slag. and the excavation. which was annroximatelv 16 ft. wide 
to allow for a double track, was then hand pitched with 
drin. blast furnace slag obtained from the Black Country, and 
this was covered to a depth of 3 in. with 2 in. elag. The 
eleepere are of creoeoted deal 7 in. by 9 in. by 41 in., and are 
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epaced 2 ft. 5 in. apart centre to centre. On these were laid 
special rails having a B.S.S. No. 4 head, eo that they would 
easily fish up to the existing lines. The rails, which are 5 in. 
deep with а 5 in. flange, were spiked to the sleepers by the 
use of dog spikes. The joints were then fished with ordinary 
fishplates with four bolts to a joint. The holes in the rails 
are oval to allow for expansion, and a space of 1 in. is left at 
the joints for this purpose. Flexible wire bonds, 4/0 S.W.G. 
having j-in. pin terminals, were fixed at each joint, and 
cross bonds and intercross bonds at the usual intervals. Points 
and crossings of the Birmingham standard patterns were sup- 
plied by Messrs. Hadfield'e, Ltd., of Sheffield. __ 

The road, after the rails had been fixed in position, was 
filled up to the sleeper level with 2 in. slag, and will be boxed 
up eventually to within 2 in. of the rail level with this 
material, and then covered in to the rail level with clean 
hard engine ashes, of which plenty are available on the site. 
Tie rods fixed approximately 19 ft. apart were used to line 
up the road. | | ‚ 

The road has only slight gradients, the greatest being 1 in 
7, and the sharpest curve is of 300 ft. radius. The track 
only crosses two public roads, the remainder being through 


Bradford railless vehicles, every possible charge was included, 


and all renewals were paid for out of revenue. It is found, 
however, that as the traffic density and mileage increase the 
difference between the working expenses of the two systems 
becomes less marked, and finally the railless car shows a 
greater charge than the tramcar. It is, therefore, of advantage 
to ascertain the point at which this takes place. The initial 
cost of a service will, however, be a most important factor in 
new undertakings. From figures prepared by Mr. Wilkinson, 
the cost of construction of one mile of tramway route is 
£29,000 single line, or £54,000 double line, as compared with 
£4,500 for a mile of overhead equipment necessary for the 
operation of railless cdrs. It is calculated that the point at 
which a tramway becomes more economical in operation 
than a railless system is reached, in the case of a single line 
at а five minutes’ service, with an annual mileage of 160,000. 
and as regards a double track, at а three minutes' service, with 
an annual mileage of 266, In computing these figures 
due allowance has been made for the smaller earning capacity 
of the railless car on account of less seating accommodation. 

The carrying capacities of the tramway and railless vehicles 
have been taken as 60 and 51 respectively—a difference of 15 


Кто. 1.—GENERAL ViEW OF TRACK APPROACHING TERMINUS. 


open country and fields. Where it crosses the roads the 
usual Birmingham standard method of construction is em- 
ployed, and to conform with the existing paving of the road, 
plascom macadam paving is used. 

The construction of the track was commenced by the per- 
manent way department of the Birmingham Corporation 
Tramways on January 13th, 1990, and, notwithstanding the 
abnormally wet weather which prevailed, and the difficulty 
of obtaining material, the work was finished and the traffic 
үш on May 13th, 1920, four months from the commence- 
ment. 


THE POSSIBILITIES OF RAILLESS ELECTRIC 
TRACTION. 


ALTHOUGH railless electric vehicles have been in operation 
in this country for the past nine years, they are still looked 
upon as an adjunct to the main track systems. Consideration 
of their performances, however, leads to the conclusion that 
a much brighter prospect is before them. The imposition of 
a weight restriction of 5 tons loaded has acted against im- 
proved design, and hitherto the vehicles have been constructed 
of materials too light to withstand heavy service, a circum- 
stance which has led to frequent breakdown and consequent in- 
creases in working expenses. This weight restriction has now 
been amended to 5 tons unloaded, and this will lead to more 
satisfactory construction. An interim report of the Departmen- 
tal Committee on Road Vehicles recommends a fixed annual 
charge for road рио and maintenance based on the 
seating capacity of the vehicle, and the present Finance Bill 
contains a clause giving this effect. In connection with the 
working expenses of the railless car in comparison with the 
track vehicle, Mr. R. H. Wilkinson, general manager of the 
Bradford Corporation Tramways, states that in the case of 
the system under his control the railless cars, although not 
of the most satisfactory construction, are approxfmately 4d, 
per mile cheaper in operation than the ordinary tramcar. 
This is chiefly due to their smaller weight and their running 
ор more leyel roads, In arriving at the cost of working the 


FId. 2.—View or Track LookiNa East. 


per cent. less in the case of the latter type. This difference, 
however, would only hold good at busy times, when all cars 
were full, and this would occur for about 15 per cent. of 
the time the cars were in service. Thus with a fare of ld. 
per mile the decreased earnings in the case of the гаШеав 
vehicle would be, taking a daily mileage of 120, 15 per cent. 
of 120 miles at 9d., or 155, 6d. per day, ог 1.35d. per car-mile 
over the total mileage. Тһе question of cost, although from 
the undertakers' point of view the inost important, is, never- 
theless, not the only consideration. Most important from 
the viewpoint of the passenger is the question of comfort in 
travelling. The reply in general is that the tramway, provided 
the track is in good condition, is the better in this res 

Another consideration is safety, and in this respect 1t ie 
thought that railless cars are liable to skid on snow, and 
not having a defined track, are more likely to collide with 
other traflic in foggy weather. On the other hand, railless 
vehicles have several advantages not possessed by the track 
vehicles. The breakdown of a car does not affect other parts 
of the service as in the case of a tramcar. Cars may be drawn 
up closer to the sidewalks for loading and unloading—this 
feature is important in congested thoroughfares.  Railless 
vehicles make considerably less noise in operation, and offer 
greater facilities for inter-running. In addition to these points 
in their favour, railless vehicles may be employed beyond 
the limits of the trolley wires by the installation of batteries. 
This has been done for the past few months on the Leeds- 
Bradford parcels service at а running cost of 18.7d. рег car- 
mile, or with the addition of interest and sinking fund charges, 
22.5d., or 78. 6d. per hour. Had two trips per day been 
run for a longer period the cost per mile would have been 
reduced. As an actual example of the parallel running of 
the two systems, the following statistica of the Bradford 
Tramways Department for the period April 1st, 1919, to 
March 2nd, 1920, are interesting :— 

On the tramways the total running cost, including charges 
of all natures, for a mileage of 4,907,328, was £464,872, an 
average of 93.907d. per car-mile. The total revenue amounted 
to £518,558, or 25.8881. per car-mile, giving a profit per 
car mile of 9.6804. In the case of the railless vehicles the 
total mileage was 350,291, and inclusive running cost £96.432 
—18.051d. per car-mile. The revenue was £17,010, or 11.6564. 
per car-mile, resulting in a loss of 6.3954. per car-mile. A 
considerable reduction in the power costs is noticeable in the 
case of the railless vehicles, the figure being 1.7494. per 
car-mile, as compared with 9.2544. for the tramcare. 
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WILSON-WOLF MOTORS. 


APPRECIATING the strong and growing demand for very small 
electric motors, the Wilson-Wolf Engineering Co., Ltd., Bradford, 
has laid itself out to meet it with intensive organisation, adopting 
methods of manufacture which are believed to be unique. The 
machines have been completely redesigned, the works reorganised, 
and a policy of mass production of a limited range of sizes has been 
adopted. Naturally the most up-to-date methods of manufacture 
are employed, all operations are carried out under skilled super- 
vision, with the help of special fixtures, tools, jigs, and gauges, and 
every part is manufactured to limits, subjected to inspection after 
each operation, and rejected if not found within the limits of 
tolerance required for interchangeable assembly. By means of 
these methods, and the use of the best materials obtainable, a high- 
class machine is produced for which guaranteed performance 
figures are given with regard to efficiency, temperature rise, spark- 
less running, silence and freedom from vibration ; a variety of 
attachments has also been standardised, enabling the standard 
machines to be used with spindles vertical or horizontal, and to be 
adapted to fans, grinders and polishers, ko. For this reason, the 
stock motors are completed without feet or pulleys, these being 
added if necessary after manufacture ; fan motors need no additions 


Fric. 1.—TH& WILSON-WOLF 1920 D.C. MOTOR. 


but are provided with three tapped radial holes for attaching them 
to the arms of the fans. The motors are of the protected type, 
with Hoffmann ball bearings, but enclosing covers can be fitted. 
The oylindrical frame with two poles is of cast-iron, the poles being 
shaped so as to eliminate humming ; the armature is of the drum 


type with half-closed slots, wound, like the field coils, on special 


machines, and impregnated by the vacuum process, The brush- 
gear is of the firm's patented design, with few parts, and is of the 
box type using coppered carbon brushes. 

The motor, fitted with power feet and pulley, and its parts are 
shown in the accompanying figures. ; 

The motor illustrated develops { н.р: at 2,100 R. P. M., or } Н.Р. 
at 4,200 R.P.M. on 110 or 220 volts D.O., series or shunt-wound, and 
іє tho firat size ready for delivery; other ratings have been stan- 
dardised, but none will exceed 4 H P. 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


What is the Contractor Doing? 


Live Wire ” condenses the question, but does not go far 
enough. The contractor as a whole is in a very difficult poei- 
tion. Two factors are working against him. In the first 
piace the supply companies, whose unpaid and unblessed agent 

e is, are unfairly cutting the ground from under his feet, 
first by (until lately, at any rate) paying under non-union 
rates, and secondly, quoting for jobs much under cost price—a 
suicidal method, when they, at any rate, should know that the 
very contractors they sublet jobs to would carry out the work 
in an efficient manner for a minimum of profit and still secure 
them the market for current. In the second place the manu- 
facturers are cutting their own business throats by not 
encouraging the céntractor who. with a limited capital. has a 
showroom and window for the furtherance of trade. А small 
firm cannot possibly afford to purchase stock for show purposes 
and let it lie idle. A little forethought from manufacturers 
and factors would work wonders in disposing of their goods. 
The small contractor, who is out to get business, will do his 
best to push articles of approved commercial asset, but he. in 
most cases, cannot afford to sink a large proportion of his little 
capital in dead stock. We are open to show—and sell—any- 


- 


thing of approved manufacture and adaptability, but the only 
firm (во far за we can discover) to meet us for mutual benefit 
is "an American firm." And it paye them! Wake up, Eng- 
lish manufacturers! and when you do, attend to the small 
details. They are the things that count. Finally, remove 
unfair competition from supply companies and put a little 
foresight into the management of English manufacturers, and 
there will be no need to ask What is the contractor doing ? 
if you do, they will be too busy to answer. ; 

Percy Walker. 

HuRLINGHAM Егвств1с Oo. 
London, S.W., July 96th, 1990. 


As one of the pioneers in the electric heating industry of 
this country, perhaps my remarks may be of interest. 

In your issue of July 23rd, '' Live Wire ” asserts emphati- 
cally that the British manufacturer is much behind in the 
articles he puts on the market. Now, while this was true 
some years ago, to-day I think it is not true. 

Many progessive concerns to-day making electric heating 
appliances have realised that well-designed and finished ap- 


FId.92.— PARTS OF THE MOTOR. 


paratus is essential if they are to prevent the Americans 
тот. commanding the British market. As an instance, take 
the electric iron. 

There are perhaps half а dozen English makes which are 
fully the equal of any American iron. There is one make 
in particular which has a much higher class finish, embodies 
all the features which have been so prominent in the American 
product. and, in addition, has certain advantages over ita 
rival. It is properly boxed and commercialised, and there 
is no reason at all for buying an American iron. 

Again, in the circular cooker for use on the table, there 
is now an entirely British-made article fully equal in every 
respect to the American product. It is made on similar lines 
with eveleted mica supports in grid form. red-hot coils, 
standard plug connector, two pans which slide underneath 
the hot coils or rest on top ав desired, the whole appliance 
being at least the equal in finish and appearance of the 
American product, and again it has the advantage of а 
renlacable element. 

Pritish kettles are made to suit the English market de- 
mand, and are shaped for such a utensil. That this is correct 
is proved by the fact that the American manufacturer has 
gone to the trouble of making a model practically the same 
as the standard English model, to endeavour to capture our 
market. 

Electric fires are too numerous to mention, and аге every- 
thing that can be desired regarding design. The American 
ia very much behind in this respect. The same may be said 
about toasters, nnd several other appliances, but what in 
lacking in the British financier and manufacturer is the 
recognition that the nroduction of electric heating and cook- 
ing apparatus is no longer a side-line, but is an important 
industry. 

Hitherte. and even un to the present moment, the penera- 
tor. telephone. and other apparatus engineer. has looked 
upon electric heating as a thing hardlv worth attention, 
vet it is the heater that uses a goodlv portion of his product. 
To show that this attitude is ^ false опе, one has only to 
visualise the hure concerns which have been gradually de- 
velonin« in the States until thev have reached output figures 
quoted in millions of pounds sterling. After all, what we 
are all here for is to get hold of somebody else's money, and 
T venture to say that the manufacture of electric heating and 
cooking appliances will help in that direction just as much 
as anv other branch of the electrical industry. 

Like all modernisation. the notentinl user must have the 
apparatus forcibly brought to his notice. As a rule. he is 
not on the lookout for such things. He wants convincing 
that it ia good for him to have them. and when you do’ 
this by proper methods, you create the demand. No article, 
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however perfect it may be, will command a satisfactory sale 
without suitable propaganda work. ‘This aspect of industry 
in this country is unfortunately lacking to a deplorable de- 
gree, and this is where the U.S.A. man scores. 


Liverpool. Charles H. Archer. 
July 30th, 1920. 


The Cost of Living in India. 


“The toad beneath the harrow knows 
Exactly where each tooth point goes; 
The butterfly upon the road 
Freaches contentment to that toad.” 


Thus does the great authority upon India, Kipling, enunciate 
one of his many epigrams, and I cannot help but think how 
applicable it is to the. correspondence upon the ''Cost of 
Living in India.” 

That & clear idea of the conditions of the country can be 
gathered from a ''short'' visit is totally erroneous, the more 
60 1t being during the cold season! 

Ав one who has visited India since 1897 for periods varying 
up to &ix years in duration, I, too, would add a warning to 
those who are tempted to accept such positions. Will Mr. 
Dykes define free quarters? I have found the cost of 
furnishing even ''furnished " quarters considerable, sufficient 
indeed to cripple me for many months. 

Why is it that most young men become heavily involved in 
debt for the first few years in the country? Not alwavs the 
glamour of the East and extravagance, but a hopelessness 
brought about in an attempt not to be ''out-caste '" amongst 
one's countrymen. 

What type of “mechanic” would Mr. Dykes import for 
rupees 450 per month? Not the type of man that won us 
respect and prestige in India as the missionaries of Western 
Science.” 

That the Indian will yet rise to the higher positions there is 
no doubt, once he learns to apply our science, and I ven- 
ture to say it would be better accomplished by precept than 
contempt. ' 

Fhe publishing of figures in rupees conveys nothing to the 
man at home, who when in India discovers that the rupee he 
is forced to spend purchases less than a shilling, and would 
be worth double as much if he could remit it home! 

There are other considerations—illness, '' privilege leave“ to 
the hills, provision for long leave“ in England, unemploy- 
ment, old age, &c.—too many to discuss in your valuable 
єрасе, and all of which are responsible for the murmurs of 
distress which your correspondent has interpreted as the croak 
of discontented toads. A. Toad. 


The Plains.” 


“ Tumbler " Switches. 


It was interesting to read Mr. E. Fowler Clark’s letter 
on the above subject. If my memory serves me over the 
past expanse of some 36 years, I remember meeting Mr. 
А. B. Blackburn in 1884 in the Edison station established 
under Holborn Viaduct. Mr. Blackburn, later, went to the 
Edison & Swan Co., and evolved, amongst other things 
concerning the reticulation of electrical energy, the '''lum- 
bler " switch. Originally, and for a long time following, it 
was capped in cover with a reeded dome. Nowadays it is 
fitted with a ' pill-box’’ cover in china or metal. The 
original pattern bad a cylindrical coiled spring апа solid 
jaws. Now one has the flexible spring copper contacts. 
Fuse terminals were added early, but are now generally 
discarded. To my certain knowledge, the Tumbler“ switch 
was devised by Mr. А. B. Blackburn, and has never been 
displaced in universal British practice. 

[t is a marvellous testimony to Mr. Blackburn's inventive- 
ness that the pattern should have stood, with spring modifica- 
tions, for nearly 40 years. ' 

R. T. Turnbull. 


Wellington, N.Z. 
June Brd, 1920. 


Ten per cent. Discounts. 


I should be interested .to know the views of traders in 
connection with the amounts that are considered sufficient for 
an electrical contractor to trade with, as it is, of course, 
common knowledge to most people connected in the trade 
that engine and accumulator manufacturers, as well as certain 
others, consider that a 10 per cent. discount is ample to allow 
the retailer for profit on resale. 

Thig would no doubt be perfectly true if the money of 
the retailer was obtained at the same speed that the wholesale 
man obtains his, as where the wholesale man is paid every 
month. the retailer will probably, in many cases, think 
himself very lucky if he receives it in six months. 

With reference to the question of 10 per cent. being con- 
eidered sufficient. I note from my balance sheet, which is 
based on a fairly large turnover, that during the period 
ending March, 1917, the trading costs amount to 15 per cent. 
on the turnover, in 1918 12 per cent., and in 1919 13 per cent.; 
it therefore naturally follows that if 10 per cent. is going 
to be the absolute limit for traders to work upon, something 
drastic should be brought into operation to compel the pay- 
ment of accounts. 


Under Government orders the oil suppliers demand cash on 
delivery, and the same applies to wine and epirit merchants, 
but as regards the ordinary retail trader he is left to get his 
money the best way he can, and if he asks for it in a perem p- 
tory way, he not only loses customers, but these customers 
will in nine cases out of ten do him all the injury they possibly 
can, and it is no use any firm considering it is so powerful as 
not to mind. 

Another point that is overlooked entirely with regard to 
the discounts allowed is that the smallness of the discount 
does not allow for the expenses in connection with the order: 
I have in front of me at the present time a case which illus- 
trates this very clearly with regard to the sale of an auto- 
matic electric lighting plant. 

I find the actual out-of-pocket expenses entailed in the 
visits only paid to a certain customer, reached the amount 
of £11 [Us., and that the profit on this article will be £22, 
so that if one takes into account the office working expensea 
in addition it naturally follows that it would have been better 
never to have had the order at all, as it is doubtful what 
benefit one gets except it may be at some future time I shall 
get the repair work, which is a very doubtful honour. 

I quite understand it is almost hopeless to fight any questions 

like this, as the percentage of firms that belong to the 
Employers’ Association is so small as not to be worth con- 
sidering, and so long as it 1s possible by aid of the wholesale 
houses for any man to start in business in the electrical line, 
whose sole capital consists of unlimited hope and a pair of 
pliers, it is hardly likely any remedy can be found to put 
matters on a fairer business footing. 

One firm, when I made a suggestion that the 10 per cent. 
was too small for trade discount, told me they had large 
expenses to ineet in advertising, and they, therefore, con- 
eldered it was not possible to allow any more, informing me 
that the contractor'could obtain his real profit out of the 
wiring, which is, incidentally, that part of the work that takee 
the most looking after for the least return. 

I have also had several cases where a customer induced 
me to carry out the wiring, and afterwards purchased the 
whole of the plant through his business house, and, I suppose, 
as he would buy it for his business house, through the opera- 
tion of E.P.D., it would cost him nothing. 

I shall be interested to have the views of any other con- 
tractors in connection with this matter. 


Electrical Contractor. 
July 97th, 1920. 
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Squashed Again! 


In the article on ‘‘ The Manufacture of Water Turbines in 
England, which appeared in your issue of 23га inst., it is 
stated that the turbines will be manufactured in Glasgow. 

. In order to correct à misapprehension which appears to exist 
in the South, I wish to state that Glasgow is not in the North 
of England, but is situated in that wild and mountainous 
tract of land, to the North of England, which is called '' Scot- 
land ” on the map, but which is frequently referred to by war 
profiteers as ‘‘ у grouse moor or my deer forest, N.B.” 

It may appear incredible that the wild red-haired and kilted 
savages of these remote parts may be taught the mechanical 
arts, but the Englishman's ekill in this direction is proverbial. 


John W. Black. 


Glasgow, July 29th, 1990. 


[We plead guilty, and sue for mercy. Evidently there is still 
a Scotsman in Glasgow.—Ebps. Etec. Rgv.] 


LEGAL. 


Marcont’s WIRELESS TELEGRAPH Co., LTD., v. HAMILTON. 


THIS case came before Mr. Justice Г. O. Lawrence in the 
Chancery Division on July 28th, when the defendant applied 
for an udjournment. Не said he had instructed solicitors and 
counsel, but on the previous afternoon he was informed by 
his leading counsel that he had been called away and was 
unable to appear for him. He wished to have an adjournment 
in order to have the advantage of his counsel's presence. 

Mr. HaMiILTON said Sir John Simon, K.C., had promised to 
take his brief, but he had been called away. 

Mr. Hodd said he communicated with junior counsel for Mr. 
Hamilton the previous day asking him whether the case should 
be adjourned on the ground that his leading counsel could not 
be present. He then learned that Sir John Simon had returned 
his brief. He added that eince the defendant gave his under- 
taking he had written a long letter to the solicitors instructing 
him (the speaker); in which he asked them to communicate to 
every director of the company a letter, which in every respect 
broke the terins which he made in the undertaking. The com- 
pany were not moving against him, but he would ask his 
Lordship to point out to him that he should refrain from 
writing to anybody connected with the case in that way. 

His LORDSHIP informed Mr. Hamilton that he must not write 
or say anything at all to anybody, aud he then adjourned the 
case over the Long Vacation. 


"о> -— boe 


Yol. 87. No, 2,228, Avovsr 6, 1920] THE ELECTRICAL REVIEW. 


178 


BUSINESS NOTES, > 


Bankraptcy Proceedings.—OC. J. T. Hayman, electrical 
engineer, 76, Malvern Road, Leytonstone, lately carrying on busi- 
ness at 96, Woodhouse Road, Leytonstone, and 1, Goodmayes Road, 
Goodmayes.—At a sitting of the London Baukraptoy Court, held on 
July 23rd, before Mr. Registrar Francke, this public examination 
was held. The debtor filed his own p2tition on June 2nd, and has 
lodged accounts showing liabilities £221, against assets a bad 
book debt £85." Questioned by Mr. Daniel Williams, Official 
Reoeiver, the debtor stated that he commenced business in January, 
1919, without capital, at 96, Woodhouse Road, Leytonstone. The 
business was successful, and with a view to extending it, Hayman 
Wood & Co., Ltd., was formed with a capital of £4,000in £1 shares, 
of which 827 were subscribed for in cash. In December last the com- 
pany took over the business and book debts in return for £1,600 in 
shares, 600 of which were allotted to а cash creditor, and they also 
undertook to pay the other liabilities of the business, amounting to 
between £200 and £300. Witness was appointed managing 
director of the company at a salary of £500 a year. They agreed 
to purchase the lease of engineering works at Goodmayes, together 
with the plant, &0., for £5,500, payable by instalments, only one 
of which (£750) was paid. The business was continued at both 
premises until the end of last January, when the effects at 96, 
Woodhouse Road, were removed to Goodmayes, where the business 
was carried on until the end of March, when, through want of 
capital, it was closed, and the vendors took possession of the 
premises. Witness attributed hie insolvency to the failure of the 
company to discharge his trade liabilities in accordance with ita 
undertaking to doso. The examination was concluded. 

BERNARD ESMOND THOMAS, 12, Castle Meadow, Norwich, 
electrical engineer. The following are oreditors :— 


Cottram, A. L. TA .. £201 Morris, Wm., & Songs. . . £88 
Attoe, George 2s = .. 42  BoyceH. .. i У . 157 
Bordesley Electrical Со. . 11 Dickerson, G. B. .. е .. 151 
B. Е. Co. г s .. 55  Eccle,F. .. x T .. 100 
Caliender's Cable Co. . 46  Fiux, W. F. as e .. 52 
Dennes & Co., Ltd. vs .. 18 Garrod, R. E. T m .. 201 
Duge, H. E., & co. cx 21 Hammond, W. H. = .. 52 
General Electric Co,  .. .. 153 Lancaster, W. 8. e .. 106 
Hand & Co., R. B. ae "^ 22 Harris, Н. T. vx s . . 153 
Norwich Corporation x 89 Wellingham, T. A, si . . 159 
Tyce, George = уз .. 16 Wray, Н. E. 2% wa . . 151 
Times Electrical Co. Е 12 Zunder wall, W. H. МЕ .. 114 
Stella Lamp Co. .. 705 .. 50 Dodson, John > v .. 16 


WALTER HEN AT MELLON, late trading as Н. B. Wallis & Co, 
electrical engineer, 37, Elliott Road, Chiswick, Middlesex, late 43, 
сас раа Green Terraoe, Chiswick, Middlesex. Тһе following аге 
creditors : — 


Fishman, S. 2, -. .. £14 Siemens Bros. Dynamo Works, 
General Electric Co., Ltd. .. 58 Ltd. m i s .. #42 
Metropolitan-Vickers Electrical Wood, Milne, Ltd... i .. 23 
Co., Ltd. * 5 — 41 Bell, Thos., & Со... EN .. 23 
North British Rubber Co. .. 15 Nonchi, H. K., - ys ex 3 
` Robertson, A. V. T .. 160 


А. В. MEGGETT, electrical engineer, 45, Thrumpton Lane, East 
Retford, Notts.—First meeting, August 9th: public examination, 
September 16th ; both at Lincoln. 


Birmingham Health Exhibition—The name of the 


RAWLPLUG Co. LTD.. should have been included among the list 


given last week of exhibitors who received the Bronze Medal. 


Company Liquidation. —Hasiam & STRETTON (BRISTOL), 
LTD.—Meeting to receive liquidator's report of the winding-up, 
August 30th, at 11, Windsor Place, Cardiff. All claims satisfied in 
full. This notice in no way affects the parent company of Haslam 
and Stretton, Ltd. 


Trade Announcements.— Owing to the growth of their 
business in the Midlands district, MESsRS. SIMPLEX CONDUITS, 
LTD , have opened a sales office at 41, Church Street, Birmingham, 
It is in charge of Messrs. Underwood & Westwood, who have been 
representing the company in this area for many years. - 

Мезввв. VICKERS, LTD., Broadway, London, S. W. 1, have opened 
a depot for Wales and the South West of England at 43, Park 
Street, Bristol. 


Catalogues and Lists. — THe Wi tson-WoLr Емаг- 
NEERING Co, LTD. Thornton Road. Bradford.—Leafiets giving 
particulars of fractional horse-power motors. 

THE BRITISH ELECTRIC TRANSFORMER Co., LTD., 50, Oxford 
Street, W. 1.—Illustrated catalogue No. 36 8, together with price 
list, printed in Spanish, and dealing with “Tricity beating and 
cooking apparatus and Flamingo" fires. A French edition will 
shortly be available. 


Messrs. M. E. Du Bors & Co., 1, Guildhall Chambers, Basinghall 


Street, E C.—Illustrated catalogue No. 2, and price list. dealing 
with "Calora" electrically-heated pillows, rugs, bandages, cloth- 
ing, &c. 


Messrs. Е. & A. PARKINSON, LTD., Guiseley, Leeds.—Illuatrated ' 


catalogue No. 4, which. in addition to giving prices, states the 
number of weeks in which delivery can be made according to the 
type of motor selected. 

THE CHLORIDE ELECTRICAL STORAGE Co, LTp., Clifton 
Junction, Manchester.— Illustrated priced catalogue (S.L.I., Section 
XC), dealing with Exide” batteries for starting, ignition, and 
lighting purposes ; & reduction on the prices quoted in the previous 
list is noted. 

THE J. L. ELECTRIO Co., 30, Church Street, Birmingham. 
—Priced leaflet of the Universal" clip for fixing C. T. S. lead- 
covered and armour-aheathed cables. 


Messrs. Isaacson & Brown, LTD., 39. Furnival Street, Holborn, 
ee aa priced leaflet of the '' Bettalite " half-watt bowl. 

tings. 

Messes. FRASER & CHALMERS ENGINEERING WoRKS, Erith, . 
Kent.— Illustrated publication No. 2,324, dealing with the No. 6 
table concentrator, which is claimed to possess a number of advan- 
tages, including the ability to effect a practical separation between 
two or more classes of mineral of differing specific gravities. 


Private Meeting.— LESTER & Brown, electrical engineers, 
Surbiton Road, Kingston, Surrey.—A meeting of the creditors of 
the above was held on July 30th, at the offices of Messrs. Wood- 
ham, Smith & Borradaile, solicitors, 5, Chancery Lane, W.C. It 
appeared that the business was carried on by Mr. Lester, who com- 
menced to trade at Surbiton Road about the beginning of the 
present year. The liabilities to the creditors were in the neigh- 
bourhood of £1,100. A few months ago the business was 
transferred to & limited company, which took over the asseta and 
issued shares to the vendor. The assets acquired by the company 
were understood to consist of goodwill, fittings, &., valued at 
about £600; furniture, &c., £500; stock, £150. together with the 
lease. А branch was opened at Nottingham. but that resulted in & 
considerable loss. The company was formed with а view to getting 
further capital. The creditors were first called together some 
weeks ago, when Mr. Lester offered to deposit shares in the company 
as security for the payment of the claims. Mr. Borradaile 
said that Mr. Lester could not attend the meeting owing to 
ill-health, and the best offer that could be made was a composition 
of 68. 8d. in the £. That was the most that could be done. Mr. 
P. Houston (Messrs. Corfield & Cripwell) said that when the 
creditors were first called together they definitely refused 58. in the 
£, and stated that they would not accept a less composition than 
10s. in the £. There had been several adjournmenta, and the only 
increase was ls. 8d. in the £. Very little had been achieved by the 
adjournment. He added that he could not recommend his clients 
to accept 6s. 8d. in the £, and he understood that none of the 
creditors would take less than 10s. in the 8. He pointed out that 
the debtor had transferred his assets to a company, and subee- 
quently bad offered his creditors shares in that company as security 
for their claims. The solicitor said that if the offer was not 
accepted the creditors would have to pursue their own remedies, 
and Mr. Houston rep'ied that other action would be taken. The 
meeting broke up without any resolution being passed, but two or 
three creditors stated that proceedings in bankruptcy would be 
commenced. The principal creditors are: — К 


Роре'в Electric Lamps .. £53 International Electric Со. £60 
Oriental Tube Co. ... .. 60 Siemens Bros. Dynamo Кз. 73 
Johnson & Phillips .. 457 Shenton, Е. J. ... 120 
Stella Lamp Co., Ltd. ... 370  Treloar & Co. 5 ... 60 


Annual Ontings.— On July 24th the employés of MEssrs. 
RI ůDpOUT & Rapcuirr, LTO., went for their annual holiday in the 
country. The party went by rail to Chesham, and thence by 
brakes to Cholesbury. near Tring. Lunch and tea were provided 
at the Half Mcon Hotel. Mr. N. Jones, representing the firm, 
occupied the chair at the luncheon. Mr. C. Evans proposed the 
toast. Prosperity to the Firm," and Mr. Jones suitably responded. 
Bowls and quoits and a cricket match arranged with the local club 
occupied the afternoon. 

Tse UNION CABLE Co. held their annual outing on Saturday, 
July 24th, when a large number of the employés, both works and 
staff, spent the day at Southend-on-Sea, whither they travelled by 
charabancs. At the Maisonette Café they were received by Mr. 
J. Snow Huddleston (general manager) and Mra. Huddleston, Mr. 
F. W. Johns (secretary), Mr. Howitt Smith (works manager) and 
Mrs. Smith, and Mr. T. Johnstone (works foreman). During the 
luncheon selections were rendered by the band of the Union Cable 
Co.'s employés. Mr. Huddleston expressed his pleasure at the presence 
of so many of the company's employés, and hoped that it would be 
possible on the next occasion to arrange for the presence of every- 
one in the company's employ. On behalf of the management, he 
appreciated the manner in which the output of the works had 
grown, and he felt sure that, with the promise of increased 
supplies of raw materials, even the present records would be 
surpassed. On behalf of the works, Mr. Howitt Smith responded, 
and in thanking the management for their generosity in giving 
such an outing, assured them that it was the wish of everyone 
present to see the Union Cable Co. make great progress. 


Annual Holldays.—The works and offices of MESSRS. 
ALLEN WEST & Co., LTD. Brighton, are closed until Monday 
morning, August 9th, for the summer holidays. Urgent corres- 
pondence is being dealt with. 

The works of Messrs. CLEWORTH, WHEAL & Co., Castleton, 
Lancashire, will be closed from Friday, August 13th, until the 
morning of Monday, August 30th, for the annual holidays. A staff 
will be in attendance for urgent business. 


Norwegian Cable Contracts.—It is stated that the 
Norwegian A.S. Skandinaviske Kabel og Gummifabrikker has just 
received two large orders for the supply of cable to the Telegraph 
Administration, and the Christiania Electricity Works. The two 
contracts, which comprise 930 miles of single cable, have been 
allotted in competition with a number of foreign rivals, the 
Norwegian offera being from 10 to 20 per cent. lower than the 
prices quoted by the latter. In addition, the company is reported 
to have obtained orders for 217 miles of cable for Holland and the 
Dutch Indies, and & number of small orders from England, 
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Book Notices.—‘ Journal of the Institution of Elec- 
trical Engineers.” Vol. LVIII, No. 292. June, 1920. London: 
E. & F. N. Spon, Ltd. Price 10s. 6d.—This iseue contains the 
following papers :—“ Notes on Operating a By-Product Producer 
Gas Plant," by Mr. W. H. Patchell; " Production of Power from 
Blast Furnace Ова," by Mr. S. H. Fowles ; The Electrical Equip- 
ment of Artisan Buildings,” by Mr. L. Milne; “ Alternating? 
Current Track Circuiting," by Mr. L. H. Peter; The Effect of 
Shunted Resistance or Plug Leakage, on the Sparking Performanoe 
of an Electrical Ignition System," by Mr. G. E. Bairsto ; also the 
Report of the Earthing Sub-Committee of the Wiring Rules 
Committee, and the Chairman's (Mr. F. S. Grogan) Address do the 
East Midland Sub-Centre. 

A novel pocket-book for engineers, entitled “ The Engineering 
Inquiry,” compiled by Mr. Tomey Thompson, will be published on 
August 10th, price 7s. 6d., by Messrs. J. W. Arrowsmith, Ltd, 
of Quay Street, Bristol. The volume specifies the complete 
information which engineering manufacturers and sellers need in 
inquiries from prospective buyers, and covers the bulk of mechanical 
and electrical products and accessories. 

“Science Abstracts (A and B)" Vol. XXIII, part 6, No. 270. 
June 30th, 1920. London: E. & F. М. Spon, Ltd. Price 2s. 6d. 
each, post free. 

The July, 1920, ' Chloride Chronicle," No. 11, contains & number 
of interesting notes and comments in addition to the illustrated 
articles. 

" Abstracts of Papers in Scientific Transactions and Periodicals.” 
New Series, No. і. July, 1920. London: The Institution of Civil 
Engineers. 


Industria! Councils.—The District Industrial Council, 
No. 5 (West Midlands Area) has issued a schedule showing the 
duties to be performed by апа the inclusive rates approved by 
the Council to be paid to the employés of the several electricity 
supply undertakings in the District as from June 14th, 1920. The 
undertakings have been classified into three zones, of which Zone А 
includes Birmingham, Coventry, and the Shropshire, Worcestershire, 
aad Staffs. Electric Power Co. (Smethwick); Zone B covers the 
Midland Electric Corporation for Power Distribution, Ltd., Redditch, 
Rugby, Stoke-on-Trent, Shropshire, Ko., Power Co. (Dudley), 
Stafford, Walsall, Wolverhampton, Worcester, and West Brom- 
wich; and Zone C includes the remaining undertakings in the 
area, 

For an electrical fitter and electrician, Grade 1, or a fitter-driver, 
the total minimum rates per hour, including all bonuses, are 28. ld., 
2s. Id., and 2s. repectively; Grade 2, 18. 10åd., 1s. 104d., and 
ls. 94d. For an electrician's mate (over 22) the rates are le. 74d., 
18. 74d., and 1s. 64d. For an engine driver, Grade 1, or switch- 
board attendant, Grade 2, the rates are Is. 10d., Is. 94d., and Is. 9d., 
plus extras (а), ld. as consideration for men working night work 
on rotating shifts where no specific rate for night work already 
exists, and (0) 14. as consideration for men working Sundays on 
rotating shifts where no equivalent rate for Sunday work already 
exists, the extras applying to al) hours worked by such men. 

Regular night shifts and Sundays, it will be observed, do not 
rank as overtime, special provision being made to meet these cases. 
The schedule, which deals with 58 classes of employé, is dated 
July 21st, 1920, 


Australian Tramways and the Duty on Rails.—An 
Australian newspaper says that should the proposed duty of 35 per 
cent. be imposed on steel rails, the extension of tramways in 
distant suburbs may be delayed. The Tramway Board has under 
consideration many schemes for extensions, and has represented to 
the Commonwealth Government that the present duty of 174 per 
cent. on grooved rails should not be increased until these rails are 
manufactured in Australia. The Board has intimated that it is 
anxious to co-operate in the encouragement of industries in 
Australia, but does not consider that a publio utility should be 
hampered in ita operations because it is desired to increase duties 
for revenue purposes. | 


The Liverpool Dispute. —The strike of cable-jointers at 
Liverpool Bootle, Birkenhead, and Wallasey was the subject 
of comment at the monthly meeting of the Wallasey Town Council, 
when the chairman of the Electricity Committee said that their 
men had gone out on strike claiming a higher rate of pay than 
that conceded by the Whitley Council, with all back pay and condi- 
tions of employment as from September 4th, 1919. The Electrical 
Trades Union had put forward а claim for increases for cable- 
jointers, on the ground that another class of men employed by 
installation or wiring contractors had obtained an increase. The 
fact that the Trade Union representatives on the Whitley Council had 
not demanded а meeting to consider the matter, indicated that the 
E.T.U. could not obtain the support of the other Unions for what 
was considered an unjust demand. While sympathising with the 
ratepayers who were being inconvenienced waiting for installations, 
the Committee felt it was not justified in breaking an agree- 
ment entered into with the full consent of allthe Unions until it 
had been considered by the Whitley Council, which was set up for 
the express purpose of adjusting legitimate claims, 


Patents and the Treaty of Peace.—In the London 
Gazette of July 30th, the Board of Trade publishes the “Patents 
(Treaty of Peace) Rules, 1920," which were to come into operation 
on July 19th, 1920. The Rules relate to assignments and licences 
in connection with restored patents, as well ag revisions of licences, 
the expropriation or sale of restored patents, &c. Schedules of fees 
and forms for applications are given, 


Winnipeg.—We have received from the Winnipeg Board 
of Trade a fat little book entitled “Facts About Winnipeg," 
wherein а good deal of information is given respecting the public 
authorities of the city, its schools, public parks, hospitals, the 
hydro-electric system and its finances, the new water supply, 
street railways, &c. i 


“Welco” Prizes.—Merssrs. WELCO PATENTS, LTD., of 
150, Alma Street, Birmingham, are offering a series of prizes for 
photographs which may be sent to them showing electrical switch- 
gear and apparatus mounted on their “Welco” patent fixing 
frames. For every such photograph sent in, whether they use it or 
not, they will award 2s. d. ; they will pay one guinea every week 
for the photograph selected for use in their advertisement appearing 
in the ELECTRICAL REVIEW; and, further, an additional £5 per 
month will be awarded for the best photograph published in such 
advertisements in our pages during the month. 


Position of the German Electrical Engineering 
Iméustry.—According to a Reuter Trade Service dispatch from 
Berlin, dated July 24th, an address on the present position of the 
German electrical engineering industry was given by Herr Henrich, 
manager of the Siemens-Schuckert works, to the members of the 
Workers' Association of the German Electrical Engineering 
Industry, at their meeting in the Siemens building. 

Herr Henrich waid: "In 1913 the German electrical industry 
occupied a prominent position both within our own borders and in 
the world, and it was responsible for 40 per cent. of the world's 
production. To-day the world position of the industry is deeply 
shaken, on account of the foreign, and particularly the American, 
competition which has sprung ub in the interval, and all the more 
зо as our inland production prices, in the present state of the 
exchange, are already above the market rices of the world, with 
the result that we are no longer capable of esmpeting in foreign 
countries. Instead of the economic catastrophe which was feared 
in the autumn of 1918, there came, with а falling e and a 
growing inflation of prices, a disquieting rise, and the digssshant- 
ment followed overnight. Unemployment increased, orders Pell 
off by 50 per cent. or more, and many electrical engineering wort 
{оппа themselves with no business at all. The market is dead. 
Such is the general position. Amongst the various branches of 
the industry the position is worst in the cable business, while the 
installation and small motor industry is in much the same state. 
In the incandescent lamp industry, provision has been made for an 
output of about 70,000,000 lampe. The export trade, taking before 
the war over 50 per oent. of the total production, has fallen to 
below 26 per cent., and there is now lively competition abroad. 
To-day there is no electrical engineering firm that is not in the 
gravest financial difficulties. Many firms have already had to 
think of curtailing their activities, Since the beginning of the war, 
the production of the electrical engineering induatry had declined 
heavily ; during the war, because the factories were busy with war 
contracts which were mostly outside the ordinary scope of the 
electrical industry, and since the revolution because of the 
numerous strikes and the general unwillingness to work. 
According to a statistical return, there were 80 separate strikes in 
the Berlin metal industry during 1919, covering altogether 162 
days. In one of the Siemens works—an example which is typical 
of the electrical engineering industry—only 63 per cent. of the 
available working hours were worked. The works tallies show for 
the current business year a production of 2,250 kilograms per head, 
as against 4,400 kilograms before the war. On the other hand, the 
wages paid per kilogram of finished goods rose from 48 pfennigs 
to 2 marks in 1919, and are now reckoned at over 4 marks, Sharply- 
rising prioes led to the dissatisfaction of the workers, because their 
wages and salaries did not rise in the same proportion. The sales 
prices, however, are governed by the cost of the materials, while 
cost of the necessary rubber, shellac, copper, &c., are absolutely 
dependent on the exchange." Herr Henrich concluded by saying 
that the rebuilding of the industry would never be successful 
unless the workers came to an understanding of the realities of the 
economic position. 


Engineering Wages.—The decision of the Industrial 
Court respecting the 6d. per hour demand ie occasioning growing 
discontent in various parts of the country. There is a desire to 
discontinue the Industrial Court method of dealing with such 
matters, and to return to the pre-war practice of settling wages by 
direct negotiations. The Labour correspondent of the Manchester 
Guardian writing on the subject, says :— 

It seems probable that the employers will be no more willing 
than the Industrial Court to grant а further advance, and there 
are, therefore, serious prospects of big disputes extending through- 
out the industries concerned. This, however, is not likely to oocur 


. for some time, as direct negotiations will have to be undertaken 


with the employers, and the Unions may even regard themselves 
a8 bound to give four months' notice of termination of the present 
agreement before taking action. Such notice could in that case 
date from the day of the recent award and disputes could not oocur 
until autumn. 

" Unrest is, however, so serious апа general throughout all 
sections of the workers concerned that it may be impossible to 
delay action во long. The continual failure of the engineering 
employers to come to terms with the Unions on any of the big 
questions of post-war conditions materially aggravates the present 
unrest and may lead to hasty action with or without the erídorse- 
ment of Union executives." 

According to another Press report, Mr. Tom Mann, of the 
Amalgamated Engineering Union, advises preparing for a severe 
struggle with the employers and the Government, without delay. 
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Developments at Kobe. —A Tokio dispatch through 
Keuter s Trade Service states that a great scheme is under way for 
the improvement of Kobe. The rough estimate for the work is 
between 800,000,000 yen and 400,000,000 yen, with every possibility 
of a further increase as the work proceeds, More tram lines will 
be Jaid all over the city, and part of the hills behind the city will 
be converted into residential quarters, mostly for the working 
classes, and a tramway system is to be laid across the hills to 
facilitate communication between these quarters and the city 
proper. The present Government railway is to be greatly 
improved, whether the system should be underground or overhead 
being still under discussion. The suburbs of the ойу will undergo 
great changes. Various private suburban electric companies are 
doing their utmost to secure official permission to bring their 
respeotive lines further into the city. Special quarters east of the 
river will be allotted to factories. 


Sweden.—The Aktiebolaget Zander och Ingestroem, of 
Stockholm (electrical engineers, &c.), isto increase ita share capital 
from 1,000,000 kr. to 1,250,000 kr. by the transference of accumu- 
lated ргобба, — Reuter's Trade Service. 


Dominions Touring Exhibition. The Department of 
Overseas Trade has & pamphlet in connection with this 
exhibition, which ів bing organised with a view to pushing British 
manufactures in the principal cities of South Africa, New 
Zealand, Australia and Canada. The exhibition, which will consist 
of half-unit, or unit, shows at £126 per half-unit, or £210 per 
unit, will leave England early in 1921, and will travel for two 
years. We have already placed the scheme and ita merits before 
our readers, and have commended it to the sympathetic and enter- 
prising attention of British manufacturers, so that all that now 
remains for us to do is to advise traders to apply to the Depart- 
ment (35, Old Queen Street, 8.W. 1), for copies of this pamphlet, 
wherein are set out а good many particulars, accompanied by illus- 
trations of the proposed show-cases. A demonstration kinema 
lorry will acoompany the exhibition for the display of trade films 
in the places visited. 


Inquiries.—Makers of 2-ton pulley blocks marked 
“ Record,” and British agents for the “ Royal” vacuum cleaner, are 
asked for. Makers of an all-British electric clothes-washing 
machine are asked for. 


Report on Brazil.—Brazil has wonderful and unlimited 
resources, and that fact often elicits the question: Why is it, 
with all these resources, she has not made more progress in her 
export trade and internal development?” In a report by Mr. E. 
Hambloch, Commercial to H.M. Embassy, Rio de 
Janeiro, the causes which impede production are summed up thus : 
"Lack of adequate transport facilities (the enormous territory 
occupied by Brazil must always be remembered) ; absence of a 
developed system of credits, especially in agricultural districts ; 
deficiency of technical education; onerous municipal and State 
imposts; and, in the northern districts, severe droughts.” Mr. 
Hambloch’s report deals generally with the economic and 
financial conditions of Brazil for the year 1919, and we commend 
it to the study of those of our readers who are specially interested 
ia the future of the great foreign markets where British traders 
have an opportunity for doing a greatly-increased business. It is 
obtainable at H.M. Stationery Office (Ота. 8140—64. net) It 
reviews the natural resourees and the difficulties of development. 
deals briefly with legislative matters, transport facilities, and 
covers such trading points as imports and exports, internal trade, 
foreign trade, methods of trading, public utility companies, &o, 
In discussing methods of trading, the importance of carrying 
stocks of goods is referred to as follows :— 

“It is high time that British manufacturers should convince 
themselves of the imperative necessity of having stocks of 
machinery on the spot. In the past they appear to have refused 
almost entirely to it this point of view. The average customer 
in this country will always buy on the spot, even if the machinery 
offered is not exactly what he requires, in preference to waiting 
for some months until his order can be executed. It is, therefore, 
essential that standard types of machinery should be stooked. 
British houses here have lost no inconsiderable business in the 
past through not having goods in stock. Gas engines, for instance, 
are stocked by local Swies houses for account of the Swiss manu- 
facturers. These remarks apply to cities like Rio Janeiro and Sao 
Paulo, and it can, therefore, be imagined that they apply even more 
in such towns as Curityba, Porto Alegre, &c., where the farmers go 
into the towns at fixed intervals, and want to be able to buy at once 
such stocks of machinery, agricultural implements, &c., as they 
require in exchange very often for their produce. German stocks 
of electrical and agricultural machinery in this country enabled 
them to do a big business for a very long time after the outbreak of 
war in spite of the fact that they received no direct supplies from 
Germany." 

Earlier in the report Mr. Hamblosh reviews Germany's trading 
position and activities in the country, He says, in the course of his 
remarks :— 

" British goods have always enjoyed such a splendid—and, be it 
said, well-deserved —reputation for high quality in Brazil that they 
may almost be said to have sold themselves. But the specious 
advantages of cheapness and long credits offered by our German 
competitors had begun, at the outbreak of war, to create a position 
for our own trade that might eventually have become serious. In 
а new country where accumulated capital and wealth hardly exist, 
the lure of cheapness and long credit must tell, and there are many 
oases where the Brazilian importer, who would have preferred to 
purchase a British article which he recognised as far superior and 


worth more money, was obliged to buy from Germany on acoount 
of the immediate advantages which he could obtain by so doing. 
There is, moreover. no phase of national industrial n in 
which the Germans did not interest themselves. They thus found 
themselves allied with the powerful industrialist class, alluded to 
elsewhere, and to important political people. British enterprise 
has also (perhaps more recently) interested itself in this branch of 
local internal trade (though it is almost impossible to make any 
accurate estimate) to а much lesser extent. Certainly, as in so 
many other things, the Germans appear to be pursuing a deliberate 
policy in this direction. There is one other point—an important 
one—which must be mentioned in connection with German trade 
with Brazil, and that isthe extraordinary knack which the German 
trader possessed of captivating, if not capturing Brazilian clients 
who visited Germany. There is ample testimony to this on all 
hands, There is no desire to imply that Brazilian traders visiting 
England were not well treated—they undoubtedly were; but the 
fact remains that the Brazilian visiting Germany was made to feel 
that he was singled out for attention. Quiteapart from business, 
tbe smallest details for his personal comfort and well-being were 
thought out and arranged. It may appear a small point, but 
though the German is undoubtedly & bad psychologist in forming 
general estimates, he studied the paychology of his individual clients 
with care and with success.” 

It appears that the introduction of the Statutory List during the 
war was received with much derision by Germans and their friends 
in Brazil. Bat as time progressed, those who came to scoff’ 
remained to admit its efficacy and to set about trying to evade its 
effecta. The usual array of clocks and straw-men appeared and 
were dealt with as discovered. The real value of the list began to 
be felt from the moment that it was generally realised that it did 
not pay to have dealings with listed firms. But though the list 
did all that could reasonably have been expected of it, it was unable 
to uproot in a few years the German hold on commerce here which 
had been the work of many years. New channels of trade were, 
indeed, created, and it is to be hoped that many of them will remain 
permanently; but if Germany herself is in a position to take 
advantage of the situation (and there seems much doubt on this 
point), she will find awaiting her in Brazil the old avenues of trade, 
а little ragged at the edges, and а little rougher than of old, but 
still existing." 


Municipal Corporations and Prices of Constructional 
Materials. —A number of the Metropolitan borough councils have 
been considering the increased prices of constructional materials 
where such prices are controlled by associations of manufacturers. 
It is cemplained that it is becoming more common on the issue of 
invitations to tender, to receive a series of quotations of identical 
amounts, merely a printed schedule frequently being submitted. 
The Westminster Council holds that the effect of the system is to 
stifle competition and the consumer is forced to pay arbitrarily 
fixed prices. It has communicated with the Board of Trade on the 
matter, asking it to take measures to stop the practice of price 
control by combinations of manufacturers. The Hammersmith and 
St. Marylebone Councils are among the authorities which have been 
recommended by their committees to support the action of West- 
minster. The action has resulted from the issue of advance notices 
respecting prices of stoneware pipes and cement by the Midland 
Pipe Association and the Cement Marketing Oo., Ltd. 


The German im Belgiom—Again.—A German corres- 
pondent at Autwerp, writing to a ort newspaper on the 
interchange of trade between Belgium and Germany, states that a 
large quantity of goods from the latter country reaches Belgium 
by way of neutral countries, and frequently under a “ neutral flag." 
Even German machine tools, aluminium, cutlery, &o., are said to 
be shipped from England. A number of German merchant 
importers living in Belgium before the war, have been permitted 
by the Belgian Government to return, although it is known that 
they will devote themselves chiefly to the import of German goods. 
On the other hand, Belgian importers will only purchase German 
articles where the origin is not visible, as the feeling among the 
Belgian population towards German products must be considered as 
continuing hostile." Yet it is declared there is a market for 
Teutonic machinery of all kinds, metal boxes, electrical 
articles, &o. 


Austrailan Electrolytic Zinc Industry.— The Melbourne 
Age announced in June the official statement of the board of Electro- 
lytic Zinc, Ltd., that it was expected that within a few weeks the 
output of electrolytic zino would be increased from 100 tons to 140 
tons per week by the use in portion of the large new plant of an extra 
1.750 Н.р. of electrical energy to be supplied to the Risdon works, 
Hobart, under arrangement with the Tasmanian Government. The 
construction of the first half of the new 100-ton zinc plant was 
being steadily advanced, and work on the buildings and plant for 
the treatment of by-products and the development of su 
industries was also proceeding. 

Reuter's Trade Service agent at Hobart reported, on July 30th, 
that the Electrolytic Zinc Co. of Australia had absorbed the Mount 
Read Co. Ltd. in consideration of 350,000 ordinary fully- 
paid £1 shares of the Electrolytic Co. and the option to take up a 
further 150,000 cumulative participating preference shares of £1 
each at par. The former company proposes to increase ita 
authorised capital to £2,500,000. The ore reserves of the Mount 
Read Co. are estimated to exceed 1,000,000 tons, and the capacity 
of the Electrolytic Co.'s plant is to be increased from 15 tons to 
100 tons daily. As а result of the amalgamation the Electrolytic 
Co. will be largely independent of the Broken Hill Mines for con- 
centrates. The Electrolytic Co. has also taken over the option to 
purchase the Zeehan Smelting Works from the Government. 
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Wages of Railway Electrical Workers.— The claim of 
the National Union of Railwaymen for an increase of {d. an hour 
on the pre-war rate, plus the recent 68. advance, the 33a. 6d. a 
week, and the 124 per cent. war wage, for men employed in the 
electrical power and sub-stations belonging to the controlled 
railways of Great Britain, has not been approved by the Industrial 
Court. | 

The Court accepts the contention of the companies that the 
existing rates and conditions of service instituted for the London 
district be confirmed, and that the rates obtaining in London should 
be extended to similar grades of workers in the country, less 10 per 
cent., except in the cases of Glasgow, Liverpool, and Manchester, 
where the rates would be 5 per cent. less than in London. 

For the stations which supply railway workshops with lighting 
power, the Court decided that the conditions of service shall be the 
same as those obtaining in the workshops of which the power 
stations virtually form & part. The decision is to have effect on 
and after December lst next.— Zhe Times. 


Electric Conduits for Cnba.—A Cuba company is 
desirous of promptly receiving from British manufacturers quota- 
tions for black enamelled ridged conduits in 10-ft.. lengths, 
diameters from } in, rising by 1 in. to 14 in. and then by 
} in. to 4 in. The quotations should be based on delivery 
cif, Havana. Quotations are desired for four car load lots 
of j-in. conduits, and two car load lots of each of the other 
sizes. The company is stated to be an important concern pre- 
disposed towards British goods. This would appear to present а 
very favourable opportunity for the introduction of British-made 
fittings. Manufacturers may obtain the name and address of the 
inquirer from the D.O.T. in London. 


For Saie.—West Hartlepool Corporation Electricity 
Department invites offers for one Hall's compound vertical feed 
pump, one Nichol’s single-cylinder ditto., one water softener, 
various valves, steam pipes, and one Green's economiser. See our 
advertisement pages to-day. 


Cable Workers. — WaaEs. — Six Unions are taking a 
ballot of cable workers on the question of enforcing the claim for 
an advance in wages of 15s. a week for all workers aged 18 and 
over, and 78. 6d. under 18, with a guarantee for pieceworkers. The 
Cablemakers' Association, following meetings of the Industrial 
Council, made what is described as a final offer of a further war 
advance of 5s. per week to male workers of 18 and over, and an 
increase of the minimum for women of 18 and over from 41s. to 
43s. The ballot papera state that the offer, in the opinion of the 
affiliated societies, is wholly unsatisfactory." - The Times. 


LIGHTING AND POWER NOTBS. 


Aldershot.— LOAN Sancrionrp.—The Urban District 
Council has received sanction to а loan of 87,000 for new feeders. 


Birkenhead.— LOAN SANCTIONED.— The Town Council 
has received sanction to a loan of £20,000 for mains and services, 
and £12,500 for meters. 


Bolton.— Ехтемѕгохв. — The borough electrical engineer 
has reported on a suggestion by the Electricity Commission that 
Back-o'-th'-Bank generating station should be laid out for a plant 
capacity of 46,000 Kw. Extensions would be required to buildings 
and to generating, boiler house, and condensing plant. The 
Electricity Commission approved his scheme and requested the 
Finance Committee to apply for sanction to borrow £497.000 for 


extensions, in addition to £374,379 for extensions to plant and 


buildings now in hand. 


Coventry.— PLANT INSURANCE. — The manager has 
reported upon the present value of the boilers and economisers at 
the generating station, and suggests that the insurance should be 
considerably increased. It was decided that the total insured value 
of the plant be increased from £89,000 to £141,500, and that in 
addition a further cover, to the extent of £10,000, be obtained by 
means of a floating policy. With regard to extensions, ten lers have 
been invited for the erection of offices at the Sandy Lane station. 


Haslingden.— Вок Surriy.—The agreement for a 
bulk supply from Accrington is to be renewed upon revised terms 
under which the cost is considerably increased. 


Japan.—The Fuji Water Power Co. has decided to 
amalgamate the Shiratakigawa Water Co, the Soko Water Power 
Co.. and the Tsukui Electric Co., which own their plant and wires 
within the Fuji zone of supply. When this amalgamation is 
accomplished, the company will enlarge its business possibilities 
by erecting a big transformer station at Kozu.—Reuter's Trade 
N vice, 


Liverpool,—ExPENDrTURE.— The Secretary of the Elec- 
tricity Commission has forwarded to the Corporation sanction to 
borrow £145,000 for purposes of the electricity undertaking. Of 
this sum, £100,000 is for plant and foundations, and £15,000 for 
cooling towers and foundations at the Lister Drive power station, 


Further large expenditure on the city's electrical undertaking are 
contemplated, and on the recommendation of the Tramways and 
Electric Power and Lighting Committee, it has been decided that 
application be made for sanction to extension of the generating 
plant at Lister Drive power station, and borrowing powers to the 
extent of £115,000 for additional generating plant, апа £200,000 
for extensions of electric mains. 


London.—ST. Pancras.—Mains extensions at a cost of 
£692 have been sanctioned. n 


Messrs. Bruce Peebles & Co. quoted £7,250 per set for two motor 


converters for the Regent's Park station. This is an increase of 
£900 per set on their contract price for similar plant ordered for 
the proposed new sub-atation in Prince of Wales Road in the 
previous March. The quotation was not accepted, but there are 
two similar sets on order for the proposed new sub-station, one of 
which is a spare set. It will, therefore, be installed at the Regent's 
Park station to serve the present needs. Tenders are to be invited 
for two new boilera for the King's Road station. The chairman of 
the Electricity Committee (Alderman F. L. Combes) bas been 
appointed as the Council's representative on the executive oom- 
mittee of the Conference of Local Authorities owning electricity 
undertakings in Greater London. 


Malvern.— Mains ExTENs10NS.—Subject to a loan being 
secured, the Urban District Council has decided to extend the mains 
to West Malvern at an estimated cost of £4,500, on condition that 
guarantees are given representing 7 per cent.on the outlay for 
five years. 


Pontefract.— Provisional ORDER.—The Rural District 
Council has received notice of the intention of the Electrical Dis- 
tribution of Yorkshire, Ltd., to apply for a provisional order to 
supply electricity in the district. 


Portrush,—1.oANs.— The Urban Council having applied 
to the Local Government Board for Ireland for sanction for loans 
towards, among other things, constructing electricity supply works, 
Mr. A. D. Price, one of the Board's engineering inspectors, has 
been appointed to hold the usual official inquiry. 


Shrewsbury.— YEARS WorKING.—The total income 
from tue electricity undertaking for the year ended March 318 
last was £16,821 ; working expenses were £12,617, leaving a gross 
profit of £4,203. After payment of £777 for interest on loans and 
£2,711 for sinking fund charges, there was a net profit of £713. 

Loan.—The Town Council has applied for a loan of £4,000 for 
mains, services, and retrospective expenditure. 


Stafford.— EXTENJSIOXS.— Extensions involving ар esti- 
mated expenditure of £80,000 are to be carried out at the electricity 
works. Tenders for brickwork and the erection of а new boiler 
house and extensions to the power station have been accepted. 


Sudbury.—NEw STATION.—-There was a large attendance 
on July 23rd at a public meeting in connection with an electricity 
project for the town. The Mayor (Alderman H. Alston), who 
presided, on behalf of the Town Council and the inhabitants, gave 
the undertaking his benison. Mr. Napier Prentice, A.I.E.E., said 
Sudbury was а town where cheap power was essential if they were 
to carry on their present industries with success, and encourage 
others to come amongst them. The want of this power made not 
а few industries go north. What the company wanted was the 
goodwill of the inhabitants, whom they asked to allow the tops of 
their houses to be used for the carrying of wires. They had, of 
course, the right to object, but in that case application might be 
made to Parliament to pull the streets about for the laying of 
cables, That would be very expensive, and increase the cost of 
power and light. They had bought the necessary land for a power 
house, and intended to start a supply as soon as possible. Mr. C. H. 
Wordingbam, C.B.E., Past-President of the Institution of Electrical 
Engineers, pointed out that there were great advantages in a com- 
pany undertaking the supply in а small town, especially where 
the business was to a very large extent speculative, for a munici- 
pality could not stand the loss of a new undertaking in its initial 
stages, The company was prepared to place at the disposal of the 
town for this scheme the technical and commercial knowledge and 
ability, which & municipality could not afford to pay for. Mr. 
P. C. N. Peddar, chairman of the company, in the course of his 
remarks, said that 23 or 24 years ago, he and Mr. Prentice 
established & company in Stowmarket, where he thought there 
was hardly а man to-day who would not thank them for what they 
did. They did not depreciate the gas shares, and some of the 
largest consumers of electricity were gas shareholders. 


- Tonbridge Wells,— Lo4N. — The Town Council has 
decided to apply for a loan of £1,500 for two superheaters, &c., 
for the electricity works. 


Walsall.— Mains ExTENSIONS.— The Electric Supply 
and Housing Committee recommends that electric lighting be 
provided for the whole of the houses to be erected at Blakenall ; 
that an expenditure of £3,935 be authorised for the necessary 
distributors, &c. ; and further, that mains be extended at an esti- 
mated cost of £1,565, and that the Council authorise a further 
expenditure estimated at £5,000 for necessary feeders, kc. The 
Mayor (Councillor ТЇ. Н. Tucker) said he was alarmed at the 
expense involved, amounting to nearly £17,000, whilst the eatimated 
income was only £1,400 per year, 
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Wolverhampton.—On the invitation of the chairman of 
the Corporation Electricity Committee (Councillor Thompson), the 
members of the Town Council on Thursday last week paid a visit to 
the Corporation electricity generating station at Commercial Road. 
Very extensive additions have been made to the station, and a con- 
siderable amount of constructional work has also been carried 
out recently, These alterations were fully described in our 
last issue. A numerous company assembled, and after a tour 
of the works, the members of the Council congregated in 
the offices. Here Sir Charles Mander, who was chairman of the 
Electricity Committee when the works were opened by Lord 
Kelvin in 1894, proposed a vote of thanks to the chairman. Не 
mentioned that the capacity of the plant at that date was a meer 
700 H. P., while at the present moment it was 30,000 н.р. Councillor 
Thompson, responding, thanked the Council for the support it 
had given to the Electricity Committee. At the moment, he said, 
the plant could produce about twice as much power as it was 
doing, and if the use of electric power grew, as he thought it would, 
they would soon want a works as big again. The plant had cost 
three quarters of a million, of which a quarter of a million had 
been written off. Mr. 8. T. Allen (borough electrical engineer) 
said he was very optimistic about the future of the works. If 
there was one thing about Wolverhampton that he would like to 
condemn, it was the spirit of pessimism that was shown in some 
quarters. He was proud of the town, and saw great possibilities 
ahead. Wolverhampton was attractive to new industries, and 
posseased all the advantages of Birmingham and the Black Country 
without any of their disadvantages, Mr. Allen, in closing, paid a 
fitting tribute to his staff. 


Wrexham.— Loan.—An inquiry was held on July 27th 
respecting the application of the Town Council for a loan of 
£17,260 for a boiler, economiser, buildings, water softener, хс, 


TRAMWAY AND RAILWAY NOTES. 


Brazil.—Ramway ELECTRIFICATION.— After prolonged 
negotiations, the Paulista Railway Co. has placed an order with an 
American company for the electrification of part of ita system, says 
The Times Trade Supplement. 


Continental.—SPAIN.—Lisbon is again without a tram- 
way service, owing to a dispute between the Municipal Council and 
the company. 


Croydon.— Fare Revision.—The revised fares on the 


Corporation tramway system will allow a passenger to travel a 
distance of 1 mile for 1d. 


Dublin.— Breakpown.—A serious interruption of the 
electric tramway system occurred one morning last week through 
a breakdown of the overhead wires. 


East Ham.— LoAN SANcTIoNED.— The Town Council has 
received sanction to a loan of £8,373 for the purchase of equipments 
for 10 new tramcars, 


Electric Vehicles.—The Ilford Urban District Council 


has received sanction to a loan of £8,500 for the provision of electric 
vehiclea for refuse collection. 


Halifax,—FaAnRE INcREASE.—The Tramways Committee 
has recommended an increase in the tramway fares. It is proposed 
to charge 11d. for the first mile on the routes radiating from the 
centre of the town, though existing 2d. stages will remain unaltered. 
Stages outside the town will be increased 100 рег cent. on 
pre-war rates, and motor-'bus fares by 50 per cent. on existing rates. 
The changes are subject to sanction by the Corporation, and the 
Corporation Bill receiving the Royal Assent. 


Japap.—RAILWAY ELECTRIFICATION.— The Department 
of Railways, which has planned the erection of a power station at 
Akabane, will use the power generated to operate electric trains on 
several sections radiating from Tokio. At Yokokawa, near 
Karuizawa, the Department plans to erect a water-power station. 
— Heuter's Trade Service, Tokio. ё 


Leeds.— VEAR'S WonRkrNG.— The annual report on the 
city tramway undertaking for the year ended March 31st last, 
shows that the receipts amounted to £876,527, an increase of 
£153,493 on the previous year, the earnings per car-mile averaging 
21:28d., compared with 18˙95d. Working expenses amounted to 
£606,347, an increase of £184,938. After providing for intereat on 
loans, redemption fund, &c., the net surplus profit of £83,758, com- 
pared with £90,000 last year, was transferred to the relief of the 
rates, the amount utilised in this manner to date being £1,376,776. 
Traffic expenses increased by £90,815, and general expenses by 
£14,712; general repairs and maintenance increased by £658,733, 
permanent-way repairs have cost £28,199 more than last year. 
Heevy expenditure was rendered necessary, owing to overdue 
renewals of track. The extra cost under the heading of cars 
was £22,708 ; 30 extra cars were placed in service during the year. 
The increase in " power" expenses amounted to £18,322; cost of 
energy generated was £61,783, or 126d. per D.C. KW.-hour, and 
109d. рег А.С. and D.C. Kw.-hour; cost of energy purchased was 
£39,194, or l'13d. and 0:99d, Amount of D.C. generated at 500 
volts was 224,410 Kw.-hours; А.С. generated at 6,600 voits, 
13,378,300 Kw.-hours ; А.О, purchased at 6,600 volte, 9,517,999 


Kw.-hours. Coal consumed amounted to 18,924 tons, or 3:116 lb. 
per unit generated. The number of passengers carried increased 
by 16,314,061 to 136,567,011. During the year the parcels depart- 
ment grew considerably ; 183,676 parcels were dealt with, compared 
with 39,032 last year. The number of passengers carried on the 
railless traction section of the undertaking was 1,047,541; the 
receipts were £11,510, against £9,304 last year, and the working 
expenses totalled £9,878, or 13 36d. per car-mile. 


Liverpool. — Ioan SANCTIONED. — Sanction has been 
received by the Corporation from the Ministry of Transport, for the 
borrowing of £18,350 for the purchase of the Liverpool and Prescot 
light electric railway undertaking. The amount is to be repaid 
within 30 years. 

ACCIDENT.—Two point cleaners were knocked down and seriously 
injured by a light electric train outside the Exchange station on 
July 30th. One man was pinned under the train, and two hours 
elapsed before the coach was raised and he could be released. 


London.—L.C.C. Fare Revision.—Subject to the 
approval of the Ministry of Transport, the London County Council 
has adopted a new maximum scale of tramway fares. The ld. 
fare distance will be reduced from 1'2 miles to G mile, 
converting the present ld. fare into 14d. The deficiency on the 
tramway undertaking this year may exceed £1,000,000. The 
increases will not be put into operation before September 25th. 

East HaAM.—The Medical Officer of Health reports that the 
overcrowding on the District Railway causes a good deal of ill- 


` health in the borough.— The Times. 


Manchester.— Works CoMMITTEE.—A mass meeting of 
tramway depot workers in Manehester decided to set up a Works 
Committee representing the three depots in the city, and having 
power to appoint shop stewards, who in turn will have power to 
deal with petty grievances. They will exercise no executive 
powers beyond interviewing the depot foremen. By this means it 
is hoped to bring about a greater degree of contentment amongst 
the men. Any grievance which cannot be settled between the 
Bhop steward and the foreman will be brought by the district 
secretary before the management in the usual way. 


Middlesbrough. — ExtTensions.—The Corporation has 
again rejected the suggestion that а conference should be held 
with Stockton and Thornaby, with the object of establishing а 
joint control of tramways in the respective areas (to be taken over 
shortly from the Imperial Tramways Co.). Speaking recently, the 
Mayor of Middlesbrough (Councillor E. Spence) said he believed 
the town would have to «ubsidise the tramway system when it 


got it. 


A Sub-Commiltee of the Tramways Committee has been appointed 
to consider various sites for a depot, and the tramway manager 
and the borough engineer have been instructed to consider the 
planning of future tramway routes consequent upon the develop- 
ment of the town. 


Motor-'Bus Taxation.—The Ministry of Transport has 
given an important decision on the subject of damage to roads by 
motor-'bus traffic. Three local authorities in South Durham—the 
Darlington Rural Council, the Auckland Rural Council, and the 
Shildon Urban Council—granted permission to the United Auto- 
mobile Services, Ltd., which has arranged an extensive service of 
omnibuses in the area, to run over new routes on payment of 2d. 
per bus-mile. The company appealed to the Ministry against the 
impost, on the ground that it was unjustifiable. The Ministry 
has decided, after hearing the evidence of both sides, that the 
charge of 2d. per bus-mile is a reasonable one, and muat be paid 
pending the passing of legislation authorising the taxation of 
motor vehicles, when the question will be reviewed as from the 
beginning of the present year.— Birmingham Post. 


Newport (Mon.).—STRIKE.— Тһе strike of tramway 
permanent-way men extended on July 28th to the power station 
employés ; the cars are not running, and the town is without 
electricity supply. The permanent-way men ask for 2s. 1d. per hour. 
The Mayor has repeated his promise of а conference if the men 
resume work, 


Newcastle-upon-Tyne,—The Minister of Transport has 
extended until August, 1921, the time limited by Sec. 7 of the 
Newcastle-upon-Tyne Corporation Act for the completion of 
tram ways. 


St. Helens. — FARE INCREASE. — The Minister of 
Transport has issued an interim order authorising the modification 
of the statutory charges in respect of the tramways. As a conse- 
quence, the Tramways Commission has given notice of a general 
increase of fares, one basis of which ів а rate of lid. per mile, or 
part of a mile, with a slight concession to passengers travelling 
four miles or more. | 

LoAN.—The Minister of Transport has sanctioned the borrowing 
of £2,500 by the Tramways Committee for the purchase of top 
covers for four tramway cars. At present none of the tramcars 
have top covers, due mainly to thelowness of the bridges on certain 
of the routes, | 


Venezuela.— ExTENSIONS.— Тһе tramways of Maracaibo 
have been sold to в syndicate composed mostly of United States 
financiers. The purpose is to extend and improve the existing 
system, says The Times Trade Supplement, 


York.— Fare INcREASE.— Тһе costs of working the 
tramway undertaking are growing to such an extent that the 


Committee proposes to apply for power to charge a universal 
2d. fare, except with respect to special cars, 
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TELEGRAPH AND TELEPHONE NOTES. 


France, — INTERNATIONAL COMMUNICATION. — At the 
inetance of the Communications Section of the Supreme Economic 
Council, a Conference, says the Manchester Guardian, has been held in 
Paris of postal, telegraph, radio-telegraph, and railway experts of 
various European countries for the purpose of improving communi- 
cations as a help in the economic reconstruction of Europe. The 
Telegraph Sub-Committee decided upon a list of additional inter- 
national telegraph lines, and reached agreement as to degree of 
urgency attaching to each. It is expected that the arrangements will 
result in considerable improvement in the telegraph service between 
Western and South-eastern Europe. In considering facilities 
available for wireless communication between European countries 
and the possibility of increasing them, the Radio-telegraph Sub- 
Committee expressed the opinion that within the limits of Europe 
radio-telegraphy should be regarded as an extension of the ordinary 
telegraph system, and used interchangeably with it according to 
the needs of the moment, and at the same rate, senders being given 
the option of objecting to this course by marking their telegrams 
"fll" (meaning wire). At the instance of the British delegates, 
however, the right was reserved to avy two countries to make other 
arrangements regarding wireless communication between them- 
selves when this could be done without affecting the interests of 
other administrations. Certain suggested alterations in inter- 
national wireless regulations were also considered. 


TELEGRAPHIC PHOTOGRAPHY.—Two machines for transmitting ' 


photographs or autograph writing “by telephone" have been ordered 

by the Italian Government from M. Belin, a French scientist. They 

wil be used for instantaneous reproductions of handwriting 

between Milan and Rome. The French Government has also 

ordered two similar machines for experimental purposes. The 

bu weighs 20 lb., and can be fitted on any telephone. Daily 
au, 


Germany.— NEW CABLE.—In order to make telegraphic 
and telephonic communication with East Prussia independent of 
Poland, a cable has been laid between East Prussia and the Pome- 
ranian Coast, and will be ready for use about the 4th prox. The 
cable, which begins at Lebal (Pomerania) and ends at Tenkitten 
Prussia) is 170 kilometres in length.— Reuter's Trade Service, 

rlin. 


North Borneo.— WIRELESS TELEGRAPHY.—At the half- 
yearly meeting of the British North Borneo (Cbartered) Co., held in 
London last week, Sir West Ridgeway (president, in the chair) 
is reported by 7/е Times to have said that the wireless system was 
working most efficiently. Uninterrupted communication was 
maintained between all the stations throughout the year 1919, 
except for а day and a half, when the Sandakan station was closed 
for transmission. Public messages for 1919 showed an increase of 
33 per cent. оп the figure for 1917, and 16 per cent. on that for 
1918. The inauguration of & wireless service between Jesselton 
and Sarawak had been followed by the establishment of regular 
3 communication between North Borneo and the Philippine 

an 


Private Wireless Installations.—Messrs. R. S. Dalgiiesh, 
Ltd., coal exporters and ahi Heweanstie-on-Tyne, have been 
13 de install a private wireless set for communi- 
cation with their ships. The Post Office says that an adequate 
system of coast stations is in existence, and that the station at 
Cullercoats serves shipping using the Tyne. Private stations, the 
Post Office adds, would entail heavy loss to the State by the with- 
drawal of traffic from State-owned wireless stations, and would 
cause great confusion and interference. Daily Mail. 


Ships’ Wireless.— New RULES.— The Merchant Shipping 
(Wireless Telegraphy) Act, 1919, and the rules made by the Board 
of Trade thereunder, and dated July 15th, have been published 
(price 3d.), and will, says the Board of Trade Journal, come into 
operation on September 1st next, as regards vessels registered in the 
United Kingdom. The Act and the Rules will apply to other shipe 
trading to ports in the United Kingdom on December 1st, 1920, as 
provided in Sec. 2 of the Act. This means that after December 1st, 
1920, all passenger steamers and all cargo steamers of 1,600 tons 
gross, and upwards, whether British or foreign, which come to this 
country will be required to be fitted with a wireless telegraph 
installation and provided with operators and watchers in accordance 
with the Rules. 


South America. —N Ew WIRELESS STATION.— The Argen- 
tine Government has issued а decree allowing the Marconi Wireless 
Со., as stated in our pages some months ago, to install a high- 
powered wireleas station to be used exclusively for communication 
between the Argentine and Great Britain.— Reuter's Trade Service, 
Buenos Ayres. 


The Telegraph Service.—SuNpav TeLEGRAMS.—The 
second reading of the Postmaster-General’s Bill to sanction 
increases in postal and telegraph charges not included in the 
Budget, was agreed to in the House of Commons on July 28th. It 
Was explained that telegraph clerks being paid time and-a-half for 
Sunday duty, it was proposed to charge 6d. extra for Sunday, 
Good Friday, and Christmas Day telegrams. 

GOVERNMENT TELEGRAMS.—In reply to a question in the House 
of Commons last week, the P.M.G. explained that during 1919, the 
number of telegrams exchanged between the United Kingdom and 
India was 629,571, of which 71,142, or 11˙3 per cent., were Govern- 
ment messages. They did not necessarily have priority over private 
telegrams, only in urgent cases. If sent by a company, he imagined 
such telegrams would be paid for at the ordinary rates, 


CONTRACTS OPEN AND CLOSED. 
( The date given in parentheses at the ead of the paragraph indicates 
the issue of the ELBOTRIOAL ix which the “ Official 
'otice " appeared. 


OPEN. 


Australia. — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 
Specifications &o., will be available at Australia House, Strand. 
W.C.— Reuters Trade Serrice. (Brisbane). 


Beigium.—August 11th. The Société Nationale des 
Chemins de Fer Vioinaux, of Brussels (48, Rue Montoyer, Service 
Electriques). Armoured underground cables required (1) for the 
Brussels-Haecht line and (2) for the Gilly-Hansart line. 

August lith. The Belgian State Railway authorities, at La 
Salle de la Madeleine, Brussels, are inviting tenders for the supply 
of 36 lota of material required in connection with the Stone electric 
train lighting system. 


Birmingham. — September 1st. Salvage Committee. 
Two 100.KW., 440-v., D.C, compound-wound, steam-driven gen- 
erating sets, complete with surface condenser and switchboard. 
(July 30th.) 


Blackpool.—August 27th. Corporation. Two water-tube 
bo lers, superheaters, economisers. stokers, &c.; two seta of induced 
draught plant; coal conveying, &c., plant. (July 16th.) 


Bradford, — September 9th. Electricity Committee. 
Contract В. 159. No. 4 boiler house and equipment, including 
buildings, water-tube boilers, economieers, induced draught plant, 
feed pumps coal-handling plant and piping systems. (Ses this 
issue. 


Bridgwater. — August 10th. 
Light Installation, Town Hall and Municipal Buildings. 
Surveyor. (Returnable deposit of 82 2s.) 


Chile,.—February, 1921. The Chilean Legation at Paris 
(23, Avenue du Bois de Boulogne) is asking for tenders for the 
supply and installation of electric power in the first zone of the 
Chilean railways. Sealed tenders are returnable before February | st. 
1921. 


Edinbargh.—September 6th. Electricity Department. 
Converting plant for Portobello generating station and sub-station. 
Specification No. 26. (See this issue.) 


Grimsby.— August 12th. Electricity Department. Two 
water-tube boilers, economisers, fittings, fans, chin nes, &c. ; one 
Gu qn M ке turbo-alternator and condensing plant. 

y 2n 


Manchester, — August 13th. Electricity Committee. 
One each 754on and 15-ton electric cranes for Barton power 
ion. (July 23rd.) 

August 30th. Electricity Committee. Barton power station: 
Cable manufacture and laying 33,000-volt, 3-phase trunk feeders 
(26 miles) pilot cables (104 miles), telephoue cables (19 miles). 
Specification B. 7. (See this issue.) 

September 20th. Electricity Committee. Six 33,000-volt, 19,500 
K.V.A., J-phase static transformers, house servioe and testing trans- 
formers. (See this issue.) 


Portsmonth.— August 17th. Tramways Committee. 
Stores for twelve months, including insulating materials, overhead 
line equipment, &c. (July 30th.) 

August 25th. Electric Lighting Committee. One 4,000-Kw. 
turbo-alternator ; two water-tube boilers, each of 30,000 lb. per 
hour capacity. (July 30th.) 


Uganda.—December 20th. Government of the Uganda 
Protectorate. Tenders invited for a concession of a portion of the 
Ripon Falls of the Nile. See this column in our issue of July 30th. 


Warrington.— August 10th. Electricity and Tramways 
Committee. Coal elevator and conveyor. (July 9th.) 

September ‘th. Electricity and Tramways Committee. Surface 
condensing plant. (See this issu@) 


Town Council Electric 
Borough 


CLOSED. 


Belglum.—A new feature of the electric cable business 
in Belgium was the receipt last week of а tender from a Spanish 
company for the supply of cables to the municipal authorities of 
Schaerbeek, Brussels. The lowest bids, however, came from 
Belgian concerns, 


Folkestone.— Electricity Committee :— 


Electric light installation.—North and Sidney Street Schools; Webster 
and Son, £181 


Great Yarmouth.—We have received the following list 
of tenders submitted for the electrical installation at Grundy's Net 


Works, Great Yarmouth :— 8 
Mann, Egerton & Co oe ee ec , #141 
Wembly Heating Co. ia “> ae ix 698 
Bower & Barr ens е ee ° е ee ee 560 


Cunningham, Ltd. 5 


* ee ea 480 
Gray & Paimer (accepted) .. .. 460 
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Liverpool.—Tramways, Electric Power and Lighting 
Committee. Accepted :— 

Sutton Heath and Lea Green Collieries Co., Ltd., for a minimum quantity 

of 60,000 tons of steam slack to the Lister Drive electric power station 

The Corporation has accepted the offer of the Hammersmith 

Borough Council to purchase a 2,000-Kw. generating set at Lister 

Drive power station, for £3,500. Messrs, Madden, McKee, Ltd., 


have bought from the Corporation the other 2,000-Kw. West ing 


house generating set from the same station at £2,300. 
Electricity Committee. Recommended :— 


Transformers to the extent of 10,000 xw. during the next 19 months.— 
British Electric Transformer Co., Ltd. 


London.— Sr. MARTLEBONE.— Electricity Committee. 
Recommended. Plant extension scheme :— 
Boilers and high-pressure steam piping— 
Babcock & Wilcox, Ltd... m Р 
Aiton & Co., Ltd. (recommended) 
Feed water tanks. 


Whessoe Foundry and Engineering Co., Ltd.—Two boiler feed tanks, 
£2,290; and two hot well tanks, £813. (Recommended.) 


Monaghan.—Accepted.— Electric lighting installation at 
St. MoCartan's Cathedral, McCartan's Seminary, and at the resi- 
denoe of the Bishop of Ologher.—J. J. Woods. 


Statford,.—Town Council. Accepted :— 


Brickwork in connection with the electricity works extensions, £1,610.— 
Poulton & Son. 

Erection of new boiler house and the extension of the existing power 
station, £5,104.—Blair & Lyell. 


Wolverhampton.—Town Council. Accepted :— 


Two oil switches, &c., £700.—A. Reyrolle & Co., Ltd. 
кшш. SEO deos tramcars, 411, 781.— Brush Electrical Engineering 


Three double-deck tramoar bodies, £6,462,—English Electric Co., Ltd. 
Sixteen 29a motors for use on the tramcars, £5,076.—British Thomson- 
Houston Co., Ltd. 


ee ee £8,380 
7,737 


NOTES. 


Bhestrical Supplies in South Africa. — The S.A. and 
Mining end &ungineering Journal for July 10th, states: Dealers 
advise that materials are now coming in fairly freely, 
more particularly fittings, which are very welcome after the late 
acute shortage. Wood blen, whieh have alto been in great 
demand recently, are also coming in pluntifatiy. Notwithstanding 
the influx of electrical goods. it is not expevted thmt peiess will 
recede, but rather, in view of the numerous uncompleted сейм «а 
hand, that prices will go even higher. As a matter of fact. the 
past week has witnessed a rise generally in electrical gcods. 
Lamps are now 27s., 28s. ; lampholders, ceiling roses and adaptors, 
being practically unprocurable, are unquotable. 


Electricity Sapply Districts.—In view of the numerous 
applications received by the Electricity Commissioners for maps of 
the Electricity Districts already provisionally determined by them, 
arrangements have been made whereby copies can be supplied to 
those interested at a charge of 2s. per copy, inclusive of postage. 
Applications for copies should be made in writing to the Secretary, 
Electricity Commission, Gwydyr House, Whitehall, S.W. 1, and 
should be accompanied by the necessary remittance. 


Educational, — Orry AND GUILDS (ENGINEERING) 
CorLEGE.—The Council of the City and Guilds of London Institute 
has awarded diplomas of Associate" to the following students 
who completed & full oourse of instruction in engineering at the 
close of the recent session :— 

В. Н. Allen. W. de Ascanio, W. G. Ayerst, R. Baillie, T. N. Baines, 
L. Н. Bedford, D. Beresford, Н. Bishop, F. la T. Budgett. T. 8. 
Blair, W. A. Bowden, J. H. W. Buckell, S. T. Burkitt, F. W. Batler, 
R. H. Oarter, A. R. Chapman, О. H. Ohilton, S. Clifford, L. P. 
Coombes, E. de Cousinery, С. C. Cowie, W. Cramer. Н. F. Cronin, 
J. Oushny, G. W. Davis, J. 8. Davis, A. Day, A. J. Dean, С. E. 
Dovaston, W. A. Dovaston, E. Downes, F. T. Edmunds (Henrici 
Medal), V. M. Falkner, J. M. Fenton, L. B. Firnberg, R. Fraser, R. 
Gabel, G. H. Glasspoole, В. T. W. Goodman, L. V. Gordon, H. J. 
Gowring, E. R. Green, J. W. Grose, T. F. B. Hall. Н. A. Harris, 
M. Van Hasselt, F. В. Haward, F. R. Heading, R. F. Highett, B. A. C. 
Hills, L. T. Hinton, H. W. Hodge, E. G. Holley (Siemens Medal), 
J. E. Holmstrom, T. F. Hurley, R. T. James, J. P. Johns, E. M. R. 
Jones, Е. R. Jones, G. B. King, W. Y. Lee, W. Н. Lobjoit, A. 
Macculloch, J. C. Macgregor, E. N. Macaueen, G. W. Martin, J. D. 
Maughan, A. E. May, R. C. McLeod, A. Movie, A. McL. Mooney, 
D. W. Morphy. F. D. Moul, M. Nachshen, H. F. Naish, E. J. 
Naylor, А. L. Paget, A. Pearlman, Н. Peters P. L. Pomary y 
Tenaud, R. D. Ringang, B. G. Robins, K. Rowell, F. D. M. Ry ves, 
E. M. Shipman, W. E. E. Sich, W. F. Simonson (Bramwell Medal), 
A. Stavridi, M. Stern, S. G. Stevens, C. G. Sturt, А. H. Swann, 
B. W. O. Townshend, E. H. Turner, B. Tutleman, H. C. Vereker, 
Е. H. Webster, D. Whyte, R. A. Wilson-Jones, L. J. Wood. 


Institution of Electrical Engineers. — STUDENTS’ 
fScorTISH VisiT.—The London students of the Institution visited 
Glasgow last week, and spent a delightful time in sight-seeing, in 
addition to visiting a number of works in the district, and inspecting 
power planta. The party, numbering 40, was received on arrival 


by the Scottish Students’ Section, which entertained the vigitors at 
& social meeting, when they were weloomed by Mr. J. E. Sayers. 
On Wednesday а visit was paid to the Corporation's Dalmarnook 
power station, as well as the Dykehead Colliery, Larkhall, and the 
Summerlee Iron Co. On Thursday the works of Messrs. Mavor and 
Coulson, electrical engineers, Glasgow, and the engineering labora- 
tories of the Royal Technical College and the University were 
inspected, while on Saturday the party was shown over the works of 
Meaars. G. & J. Weir, Cathcart, and Messrs. John Brown & Oo., Olyde- 
bank. The programme also included sails to Rothesay and Arran. 


Electricity and Public Health,—An informative lecture, 
on popular lines, on the hygienic value of electricity, aroused a 
good deal of attention at the Birmingham Health Exhibition 
(see ELECTRICAL REVIEW, July 30th, page 157]. It was given by 
Mr. W. Y. Anderson, the commercial engineer of the Birmingham 
Corporation electricity supply department, who pointed to the 
rapidly-growing use of electric labour-saving appliances in the home, 
which were gradually solving the servant problem. It was 
surprising, he said, how few persons really appreciated the 
value of electricity as a servant to mankind, there being only a 
hazy notion of its importance. The position that a nation held 
was in direct proportion to the significance it attached to the sola- 
tion of the problems of industry, physique and education. 
Electricity was, perhaps, the greatest factor which enabled a 
nation to find a satisfactory solution to these questions. Eleotricit 
was no longer a luxury, it was a necessity ; few persons could, 
in fact, afford to do without it. In industry and in the home it 
was the enemy of disease because of ita cleanliness, dirt and dust 
being reduced to & minimum. There was, too, an enormous saving 
in the upkeep of a house, and in the outlay on ita internal decora- 
tion, where electricity was used, and he believed that in the 
future, when the house shortage had been dealt with, there would 
be аз much difficulty in letting а house which was not eleotrically 
equipped as there was in letting one that had no bathroom. 


Legal.—BaTrERY REPILLS Di8PUTE.—In the City of 
London Court last week, before Mr. Assistent Registrar Tattershall, 
a claim was made by Calmont Ki ig & Co., Ltd., electrical engineers, 
84, Milton Street, E.O., against Mr. George Smith, of the Royal 
George Motor and General Repair Works, 79, Myddleton Road, 
Bowes Park, for the sum of £4 10s., balance of account for battery 
refills supplied. Mr. Harry Strouta, solicitor, appeared for the 
plaintiffs. The Assistant Regis rar said the case would have to be 
adjourned for a proper detailed account to be made out, showing 
what goods had been supplied and those returned. In the mean- 
time he thought the parties should put their heads together and 
come to a settlement. If no settlement was arrived at, the case 
would be gone into upon proper accounts being filed. 


Appointments Vacant.—Head of the Electrical Ergi- 
neering Department (£500), assistant lecturer in Electrical Engi- 
assistant lecturer in Mechanical Engineering, at the 
Rutherfosdl ‘Beckuienl College, for the Newoastle-on-Tyne Educa- 
tion Committee; mains For the Bermondsey 
Borough Council Electricity Department; .. Sor -she 
Derby Corporation Electricity Department; assistant eugi- 
neer (£313), for the Yorkshire Electric Power Co.; shift engineer 
(94в.), for the Rawtenstall Corporation Electricity Department. 
See our advertisement pages to-day. 


The Institution of Civil Engineers and Salaries.— 
The Council has issued а statzment pointing out that many 
members of the Institution who hold official salaried positions have 
suffered hardship through increased cost of living without corres- 
ponding advances in the salaries paid to them. This has been 
especially felt by the janior members of the profession. The 
Council has drawn the attention of the members to this subject, in 
the hope that all of them who are able, will use their influence 
with both public and private employers to secure their practical 
sympathy in remedying what is an undoubted hardship. 


The Coolidge Lamp Patent.—The Ooolidge wrought- 
tungsten patent, under litigation for nearly five years, has been 
declared valid in all of its claims, and to have been infringed, in a 
decision handed down on June 29th by Hugh M. Morris, Judge of 
the United States District Court, in the matter of suit brought by 
the General Electric Co. against the Independent Lamp and Wire 
Co., Inc. Considerable importance is attached to the outcome of 
the case, because of its fundamental application to the manufacture 
of incandescent lamps. In the opinion of the Court, the solution 
of the tungsten problem involved invention, and in that invention 
the specific problem was to make tungsten ductile and eliminate 
brittleness. It has ben held that Dr. Cool’dge accomplished this in 
the production of his wrought tungsten from the natural tungsten 
metal. The main product and process claims are held valid in the 
Court's opinion.— Electrical World, 

In this country the patent has been declared invalid, but an 
appeal is in process of decision. An appeal has also been lodged 
against the foregoing judgment in the U.S.A. 


Lignite Coal and Spontaneons Combustion.—In ап 
article by Mr. A. W. Morgan in the Electrical World of July 10th, 
it is stated that raw lignite cannot be stored safely, as it takes fire 


- quickly from spontaneous combustion. At a new power station at 


Denver, which is 30 miles from a large lignite field, the fuel is 
delivered and burned within 24 hours. The bunkers take the shape 
of ferro-concrete pockets, each capable of holding only one day's 
supply for one boiler (75—80 tons), These bunkers have to be emptied 
when a boiler is laid off; failure to do this has caused two bad fires, 
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Power- Factor Definitions. —А a Convention of the 
American Institute of Electrical Engineers, last month, reported in 
the Electrical World of July 10th, one of the subjects discussed 
was the definition and measurement of power factor in polyphase 
circuits. A Joint Committee of the N.E.L.A. and A.I.E.E. had put 
forward two definitions, namely :—(1) Power factor in a polyphaze 
circuit is the ratio of the total watts to the arithmetical sum of 
the volt-amperes in the several phases, each measured to a non- 
inductive neutral point. This definition may be otherwise 
expressed as the weighted mean of the individual power factor in 
the phases (weighted according to the volt-amperes in each phase); 
(2) power factor in & polyphase circuit is the ratio of the total 
watts to the vector sum of the volt-amperes in the several phases. 
It was pointed out that definition 2 was mathematically accurate, 
but definition 1 had a broad field of usefulness when applied to 
unbalanoed circuits. All power companies had come to the con- 
clusion that they must penalise low power factor, the greatest 
obstacle to this being the chaotic condition of metering. Strong 
support was given to the second definition, as this gave resulta 
which were entirely independent of the question of unbalancing ; 
on the other hand, it was urged that there was no such thing as 
the power factor of a polyphase circuit; power factor and 
unbalance factor should not be conbined in one factor. Finally, it 
was agreed that polyphase power factor should be defined as the 
ratio derived from the active power and the reactive power, and 


the Committee was instructed to devise definitions on the basis of 
the discussion. 


Electrical Precipitation for Silver Fumes.— The electrical 
method of precipitating fine particles is especially useful in 
connection with metal refineries, because of the high value 
of the materials recovered. An installation has recently been 
made in the silver retinery of the United States Metals Ке- 
fining Co., Chrome, N.J., which is of special interest, because 
it represents both a successful comunercial installation and 
an advanced development of precipitating apparatus for this 
kind of service. Installations of this type present many en- 
gineering ditficulties, for not only must practically 100 per 
cent. of the fumes be recovered, since every particle escaping 
represents a financial loss, but the material precipitated in 
the tubes is particularly troublesome. ‘This substance is not 
a fine, dry, easily-handled dust, but a semi-liquid sludge, 
that is hard to remove, and is especially liable to build up 
on the electrodes and cause earths. It also contains а con- 
eiderable percentage of selenium compounds, which not only 
attack iron and steel, but ordinary commercial lead also, 
and only lead free from antimony can withstand destruction 
from the selenium-carrying gases. Hence, every part of the 
equipment with which the fumes come in contact must be 
covered with chemically pure lead. According to the Hlec- 
trical News, the treater installation consists of three units of 
30 lead-lined tubes each. The electrode system, in this case 
at 65,000 volts, contained in the tubes is rigidly suspended 
from the top, so that bottom insulators can be dispensed with. 
The gases from the furnaces are first passed through scrubbers 


_ and sprayers, which remove a portion of the fumes and cool 
and moisten the gases to the proper degree. They then pass 


into the top of a large header, into which the precipitating 
tubes project several feet, so that irregularities in the gas 
flow are broken up, all the pipes are heated to the same tem- 
perature, and a uniform flow is established through each 
pipe. After passing through the pipes, the gases now free 
from fumes, escape into the atmosphere. As goon as the 
maximum permissible amount of precipitation has taken 
place in the pipes of any unit, the gas flow and the electric 
current to that unit are cut off, and the precipitate is flushed 
out of the pipes by a washing system. The electrical equip- 
ment consists of а motor-generator set, a high-voltage trana- 
former, and a mechanical rectifier. The motor-generator set 
is made up of a 40-н.р., 220-volt Westinghouse D.C. motor, 
and a 95-K.v.4., 990-volt, 60-cycle Westinghouse А.С. generator. 
The motor is driven from the power circuit of the plant and 
the generator supplies the current for the precipitation system. 
The low-voltage current from the generator goes to the trans- 
former, which is of a special design made by the Westing- 
house Co. It is of 25 K.v.4. capacity; takes low voltage cur- 
rent at 920 volts, and has taps in the low tension winding for 
transforming to 55.000, 65.000, 70,000, and 75,000 volts re- 
epectivelv. After the low-voltage a.c. has been transformed 
to high-voltage it goes to the mechanical rectifier, which is a 
simple form of commutator, and is kept in synchronism with 
the current by being mounted on the generator shaft. 


Repairing Motor Coils. — Much time may be saved by 
using sheets of varnished cambric between the overhanging ends 
of motor coils instead of wrapping them with tape. In a US. 
repair shop, says the Electrical World, a triangular strip of the 
fabric is cut out of the sheet and inserted under the end of each 
coil, with an extra one between phases ; when all the coils are in 
place, the fabric is trimmed to the shape of the coil. 


U.S.A. Nitrate Plant.— The U.S. nitrate plants, located at 
Sheffield and Muscle Shoals, Ala., were constructed during 
the war for military purposes. At the time the armistice 
was signed, plant No. 1, using the synthetic ammonia process, 
was only in the experimental stage, but plant No. 2, using 
the cvanamide process, was ready for production. A Bill 
has been placed before the Senate Committee on Agriculture 
and Forestry, authorising the establishment of the U.S. Fixed 


Nitrogen Corporation, the stock to be owned by this cor- 
poration, to purchase and operate the plant for the production 
of nitrogen fertiliser compounds. No. 2 plant will be used 
for this purpose, while No. 1 plant will be used to further 
development and research. 16 is estimated that 512, 500, 0000 
will be required to finance the corporation. 


The Fixation of Nitrogen im Arc Furnaces. — The 
technique of fixation of nitrogen in the form of oxides, pro- 
duced with the electric arc, has remained almost unchanged 
eince the construction of the first works. Mr. Ferdinand 
Gros has made some industrial experiments which have led 
to improvements which he regards as of importance, and 
which give hopes of others. _ 

Hitherto the best industrial yields have represented 55 to 
65 grammes of nitric acid NO,H per kilowatt-hour, the aver- 
age production of several works being often less; even as low . 
as 45 grammes. These yields are obtained by conveying 
atmospheric air into the furnace, t.e., humid air. Leaving the 
furnace, the air containing nitrogen oxides, passes into & 
system of oxidation chambers and large towers where, ш 
contact with water or alkaline solutions, it gives off the 
nitrogen oxides. Thus nitric acid or nitric or nitrous salts 
are collected (usually a mixture of both) in the form of low- 
percentage solutions which must subsequently be concen- 
trated and transformed into commercial products. The ећ- 
ciency of the absorption plant is never complete, so that the 
gases which escape into the atmosphere, on leaving 1t, carry 
&way а portion of the nitrogen oxides which 1s thus lost. 

The yield of 65 grammes NO,H per kilowatt-hour corre- 
sponds to the formation of 31 grammes of NO in the furnaces, 
only utilising 22 calories, each kilowatt-hour being equivalent 
to 860 calories. The result is that 2.5 per cent. only of the 
electrical energy is employed for the production of NO. The 
other 533 calories serve to heat the gases treated. Only а 
small part is recoverable, which can be utilised for the 
evaporation and concentration of the solutions mentioned. 
Some manufacturers maintain that only 30 per cent. of the 
calories conveyed in the gases are recoverable in the boilers. 

This poor utilisation of electrical energy is not so far as 
one might think from the theoretical limit for work with 
humid air. It is in fact estimated that it is hardly possible 
to exceed a production of 120 grammes of NO,H per kilo 
watt-hour, which represents the utilisation of about 4.8 per 
cent. of the energy consumed in the furnace. Thus the prac- 
tical yield is about 6/120=54 per cent. of its theoretical 
limit. 

This calculation also demonstrates that the unfavourable 
effect of the humidity of the air is far from being negligible, 
and that the employment of oxygen should result in a greater 
improvement from the point of view of yield than that 
generally admitted. For example, with a dry gas, containing 
50 per cent. oxygen and 50 per cent. nitrogen, the theoretical 
limit would be 264 grammes per kilowatt-hour, and this with- 
out reckoning the recovery of heat conveyed in the gas. If, 
thus, the same practical vield of 54 per cent. were attained, 
the production of the furnaces would be equivalent to 145 
grammes per kilowatt-hour, viz., more than double that of 
the best actual productions. 

According to the results obtained in these experiments, 
applving the principles given (dry gases and high percentage 
of oxygen), with an industrial plant representing 200 to 300 
kilowatts, the accuracy of the opinions previously given was 
demonstrated. In some conditions of work the yields 
amounted to 90 grammes of nitric acid per kilowatt-hour. 
Working with a mixture of dry oxygen and nitrogen, the 
yield of NO was 50 per cent. greater than with humid 
atmospheric air. A new series of experiments now being 
made leads to the conclusion that this vield can be exceeded. 

The plant employed comprises a perfectly new type o 
device for the recovery of nitrous fumes (French application 
for patent 116,203, August Isth, 1019) by a physical instead 
of the usual chemical wav. The gases give off their nitrogen 
peroxide in cooling at a low temperature. They circulate in 
a closed circuit, and consequently remain dry. One has 
merely to supply the necessary dry oxygen and nitrogen to 
maintain a specified working percentage. 

Owing to the method of recovery adopted the peroxide, 
NO, сап be directly transformed into nitric acid with any 
degree of concentration. Finally, all the recoverable energy 
in the hot gases is thus freed, and is more than equivalent 
to that required by cold recovery and manufacture of the 
requisite oxygen. 

These few improvements are calculated to make a profound 
alteration in the general arrangement of a works for the 
production of nitrogen oxides, in particular, by allowing, with 
equal furnace power. considerable reduction in height and 
eurface of the buildings (in some works the height of the 
absorption plant building is 95 metres), and direct production, 
in recovery, of a material with high percentage of nitrogen 
of much greater value than the diluted solutions of nitric 
acid, nitrates, and nitrites given in actual practice.—Com ptos 
Rendus, March 29th, 1920. 


A 900-mile Network.—When the hydro-electric power 
aystema of Georgia and Alabama are connected by a transmission 
line 52 miles long. the extent of the entire interconnection will be 
about 900 miles. The voltage is 110.000, and the capacity of the 
line is 22,000 K,v.A.— Electrical World, 
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Manchester Wireless Soclety.— The ordinary meetings 
have been suspended as from July 28th, and will be resumed on 
Wednesday, September 1st, from which date the experimenta 
already arranged for the winter months will commence. Those 
interested, and wishing to take advantage of these lectures and 
experiments, are advised to communicate with the Hon. Sec., Mr. 
Y. Evans, 7, Clitheroe Road, Longsight, Manchester. 


A Wonderful Invention.”—We recently drew attention 
to the ridiculous claims of an "inventor" who, with remarkable 
effrontery, has revived the moss-grown idea of perpetual motion, 
under the style of ‘‘ Automatic Power,” and has induced a number 
of newspapers to print announcements regarding his momentous 
" discovery," and the miracles which he is going to perform with 
its aid, "in a very short time," We regret to say that the 
Financial Times has permitted this egregious mountebank to 
occupy nearly half а column of its valuable space with a reeital of 
his claims—and his portrait l- in the form of an editorial, without 
even appending the usual " Advt." We think our contemporary 
would be well advised to forgo the doubtful benefit of such an 
aseociation ; the confidence of the financial public is surely worth 
more than a few inches of advertising space. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electrio tramway and railway officials, to keep readers of the 
ELBOTRICAL REVIEW posted as to their movements, 


The Times reports that General Sir Jonn Мохлѕн has been 
appointed manager of the Morwell Brown coalfield scheme, by 
which it is intended to provide Melbourne and other parta 
of Victoria with cheap electricity. The appointment is for 
five years, at а salary of £3,000 per annum. 


At the Barrow Town Council meeting on July 96th, the 
Electricity Committee recommended ‘‘ That the scale of 
salaries recommended by the Incorporated Municipal Electrical 
Association Chairman's Committee be approved, and that the 
borough electrical engineer be paid a salary at the rate of 
£950 per annum as from April Ist, 1990." The Mayor (Col. 
Wadham) said the committee who had made the recommen- 
dation corresponded to a Whitley Council. It was a joint 
committee representing employers and engineers, and the scale 
of salaries recommended was based on the output of units of 
the different undertakings. 4950 was the salary based on the 
output from the Barrow works. Coun. Longstaffe considered 
that it was preposterous to base increases on output. Coun. 
Barrie, vice-chairman of the committee, said he had attended 
some of the conferences. It was all very well to find fault 
with output as a basis, but what else could they take as a 
basis? It was quite a popular cry to call for payment by re- 
sults, and payment on output seemed to be something near 
that. The engineers did not get all they asked for, and the 
committee, which had the support of the Ministry of Labour, 
was making what was considered the best recommendation. 
Considerable discussion followed, in which Ald. Manson said 
there bad been а loss on the electricity undertaking in the 
past year. The Council rejected the recommendation by 
15 votes to 14 votes. The Council approved the grades of the 
technical staff and the new scale of salaries as submitted by 


the borough electrical engineer as follows :— 
Present 
ЖА Salary with 
Salary Bonus. 
Grade. (per ann.) (per ann.) 
Works Starr 


Works Superintendent m sud с 3 £523 £420 
Constructional Engineer and Draughtsman 7 £380 £300 
rising to 
to 6 £407 
Assistant Works Superintendent... T 6 £407 £300 
Charge Engincers at 255 P з 8 £349 £276 
Junior Charge Engineer 185 К mi £305 £240 
rising to 
to 8 £349 
Mains Srarr— 
Mains Superintendent Ws kis 3 £523 £120 
Installation and Mains Assistant ... 7 L371 £n) 
Meters and Testing... is TA 7 £371 £27 
Sub-Stations and E.H.T. Assistant 7 £371 £252 
Cowxsumers’ SrAFF— 
Consumers’ Engineer... ‘ie is ias 4 £472 £378 
Technical Assistant, Consumers’ Dept. ... 8 £349 £252 


Norz.—The above salaries are based upon an increase in the cost of living 
of 125 per cent. over the conditions obtaining: in July, 1914, provision 
heing made for adjustment for cach complete 15 points variation in such 
cost. At the present cost of living (150 per cent. above the 1914 figures), 
the above salaries will be subject to an adjustment varying from 3.6 per 
cent. on salaries up to £330 per annum, to 2.6 per cent. on salaries between 


£500 and £550. 


The revised salaries operate from June Ist last. 

Major W. E. Ѕімхғтт, M.B.E.. Assoc.Inst.C.FE. (late R. E.). 
has retired from the direction and editorship of the Technical 
Review on his appointment to direct the Intelhgence Branch 
of the Ministry of Transport. | | 

Leek (Staffordshire) U.D.C. has decided to increase the 
salary of the ASSISTANT ELECTRICAL ENGINEER by £30 per 
annum to £250. | | 

After further consideration of the question of the remunera- 
tion of the city electrical engineer, the Electricity Committee 


of the Manchester Corporation recommended the Council 
to enter into an agreement with Mr. 8. L. PEARCE, chief engi- 
neer and general manager, whereby for а period of seven 
years he receives in addition to a salary of £2,500 a year the 
sum of £1,000 per year for special services rendered in the 
construction of the Barton station or any other new power 
station that may be required during the period of the agree- 
ment. The recommendation came before the Council meeting 
on Wednesday this week, and was approved. 

Mr. JAMES CLARK, for over twenty years connected with the 
firms of Ridout & Co. and Ridout & Ratcliff, Ltd., has recently 
resigned his position as manager. lle was presented with & 
cheque. 

Mr. G. С. Hazanp, London representative of Messrs. 
Siemens Bros. & Co., Ltd., for the past 10 years, has resigned 
to take up a position on the management of Messrs. C. Wright 
& Son, engineers, of Edgware, where letters should now be 
addressed. 

Barnstaple T.C. has increased the salary of the ELECTRICAL 
ENGINEER from £375 to £425 a year. 

Mr. H. W. РЕхрЕв, of Manchester, has resigned the posi- 
tion that he has held -with the Premier Accumulator Co., Pid. 
Northampton, for the past thirteen years. 

Mr. A. Н. SMITE, after 18 years’ service with the General 
Electric Co., Ltd., at Witton and Cardiff, has accepted an 
appointment with the Commercial Electrical Supplies Co., 8, 
Westgate Street, Cardiff. 

Mr. H. Nimmo, МІЕ.Е., &c., who since being disembodied 
from the London Electrical Engineers, R.E. (T.) has been em- 
ployed on the Government of Burma, Hydro Electric Survey, 
has now been appointed, temporarily, offlicer-in-charge, Hydro 
Electric Survey, Burma. 


Obituary.— MR. W. J. Crawrorp.—We regret to record the 
death from drowning, at Bangor, of Mr. Wm. Jackson Craw- 
ford, lecturer on mechanical engineering at Belfast Technical 
Institute. 

Mr. E. DEwnunsT.—The death took place on July 29th of 
Mr. Edward Dewhurst, who had for about 30 years carried on 
business as an electrical engineer at the Mount Street Works, 
Preston. Не was 57 years of age. | 

Pror. JohN Perry, F.R.S.—We regret to learn, just as we 
go to press, that Prof. John Perry, F.R.S., passed away on 
Wednesday at the age of 70 years. The funeral service will be 
held at St. Peter's Church, Bayswater, to-morrow (Saturday) 
at 19 noon. Interment at Wendover Churchyard, 2.15 p.m. 


NBW COMPANIES REGISTERED, 


Surrey Scientific Apparatus Co., Ltd. (169,325).— Private 
company. Registered July 28th. Capital, £5,000 in EI shares. To carry on 
the business of electricians, electrical engineers, manufacturers of electrical 
apparatus, comprising electrical, telegraphic, telephone, wireless, scientific, 
high frequency, electro-medical, and kinematograph instruments and com- 
ponent parts, &c. The subscribers (cach with one share) are: J. D. Mackin- 
tosh, 63, London Road, Kilmarnock, solicitor; M. llenderson, 71, Dundonald 
Road, Kilmarnock, C.A. The first directors are not named.  Registcred 
office: l0la, High Street, Mortlake, S.W. 14. 

Welding Co., Ltd. 


North British Premier Electric 
(169,231.)—Private company. Registered July 23rd. Capital, £40,000 in £1 
shares. To take over the business of the North British Electric Welding 
Co., Ltd., to carry on the business of welders of metals or other substances 
by electrical, oxy-acetylene, or other process, marine, electrical, civil, and 
mechanical engineers, electricians, founders, ship builders and repairers, 
boiler makers, owners of boats, ships, &c. The subscribers (each with one 
share) are: Capt. J. С. de О. Coke, R.N. (retired), Bank Buildings, St. 
James's Street, S.W.; A. L. Haggerty, Bank Buildings, St. James's Street, 
S.W., secretary. The subscribers are to appoint the first directors. Qualifica- 
Чоп, £100. Remuneration, £100 each per annum. Solicitor: E. A. B. 
Maurice, 46, Parliament Street, S.W. 


Hydro-Electric Development Co., Ltd. ( 169,240) Private 
company. Registered July 23rd. Capital, 250.000 in £100 shares. To in- 
vestigate, develop, or assist propositions ог schemes for the utilisation of 
water power in the generation or production of electricity for power, lighting, 
heating, or otherwise, in the nited Kingdom or elsewhere. The first 
directors are: Sir Henry Babington Smith, G.D.E., K.C.B., C.S.I., 121, St. 
James's Court, S.W. (member of London Committee, Agricultural Bank of 
Egypt, director British Trade Corporation, British Italian Corporation, 
Ltd., Central London Railway Co., Mortgage Co. of Egypt, Ltd., and 
Oriental Telephone & Electric Co., Ltd.); G. Manzi Fe, 1, Porchester Gate, 
Bayswater, W.2 (director British Italian Corporation, Ltd., and Compagnia 
Italo-Britannica). Secretary: J. S. Barnes. Solicitor: R. R. J. Turner, 
115, Leadenhall Street, E.C. Registered office: 12, Nicholas Lane, Lombard 


Street, E.C. 


Delco-Remy, Ltd. (169,225).—Private company. Re- 
gistered July 23rd. Capital, £50,000 in £1 shares (30,000 7 per cent, cumula- 
tive preference). To take over the business of automobile and electrical 
engineers carried оп by W. H. Johnson and W. О, Kennington at 14, 
Panton Street, W., as Walter H. Johnson," to adopt agreement with 
the said vendors and General Motors Corporation. The first directors are: 
W. H. Johnson, lá, Panton Street, W.; W. O. Kennington, 44, Panton 
Street, W.; A. P. Sloan, junr., 1764, Broadway, New York (vice-president 
General Motors Corporation); . E. Eby, Metropolitan Tower, Maddison 
Avenue, New York (director Hyatt, I. td.); J. Н. Wilson, 1, Thurloe Place, 
Brompton Road, S.W. (general manager, United Motors, Ltd.); R. M. 
Emslie, 14, Panton Street, W. Solicitor: A. J. M. Duncan, 21, Leadenhall 
Street, E.C. Registered office: 14, Panton Street, Haymarket, W. 


Scintilla, Ltd. (169,261).—Private company. Registered 
July 24th. Capital, 25, 000 in £1 shares. To carry on the business of 
electrical, mechanical, and automobile engineers, manufacturers, importers, 
and contractors for the supply of, agents for, and dealers in, magnetos and 
ignition devices, starting equipments for internal combustion engines, light- 
ing and other equipments; &c. The first directors are: G. Boveri, Switzer- 
land (director, Brown, Boveri & Cie. Societe Anonyme of Baden, Switzerland); 
J. Schnyder, Solothurn, Switzerland (managing director, Scintilla Societe 
Anonyme of Solothurn); А. C. Fborall, 93, Old Queen Street, Westminster 
(director, Brown, Boveri & Co., Ltd., and Power Rectifiers, Ltd.). Solicitor : 
W. T. Holland, 65, Bishopsgate, E.C. 
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Cobalt Magnet Steel Co., Ltd. (169,265).—Private com- 
pany. кее July 26th. Capital, £500 in £1 shares. To carry on the 
business of melters and manufacturers of or dealers in magnet and other 
steel, engineers, rollers, manufacturers of files, tools, electric or other plant, 
founders and general contractors, &c. The subscribers are: C. G. Morton, 
99, Burcot Road, Sheffield, manager; H. Priest, 48, Vincent Road, Sheffield, 
secretary. The first directors аге not named. Solicitor: J. Barber, 29, 
Bank Street, Sheffield. 


Kinetic Organ Blower Co., Ltd. (169,204).—Private com- 
pany. Registered July 23nd. Capital, £500 in £1 shares. To take over 
the business of electrical and general engineers and manufacturers of and 
dealers in electric, water, and other engines, and apparatus for blowing 
organs, air compressors and exhausters, general importers, exporters, mer- 
chants, and commission agents lately carried on by the Kinetic Co., Ltd., 
at Lincoln, and to enter into an assignment with E. J. Jackson, J. H. 
Swanton, and J. Day, and the said company and T. Rimington, the liquidator 
thereof. The rmanent directors are: W. Mobbs, 71, Portland Street, 
Lincoln; C. awding, 16, Ashfield Street, Lincoln; R. G. Chatfield, 96, 
Studdridge Street, Fulham, S. W.. Qualification. 50 shares. Secretary: 
W. Mobbs. Registered office: Kinetic Works, Swanpool Court, Lincoln. 


OFFICIAL RETURNS OF ELECTRICAL 
| COMPANIES. 


National Electric Construction Co., Ltd. (53,364).—Re- 
turn dated July t24h, 1919 (filed May 21st, 1920). Capital, £125,000 in 
10s. shares; 170,000 taken up; 275,574 10s. paid; £9,425 105. considered as 


paid. Mortgages and charges, £75,000. 
African Direct Telegraph Co., Ltd. (21,895).—Return 
dated June 30th, 1920. Capital, £300,000 in £10 shares; 23,600 shares taken 
up; £236,000 paid. Mortgages and charges, nil. 
Verity's, Ltd.—Satisfaction in full on July 16th, 1920, of 
mortgage dated June 26th, 1917, securing 43,850. 


Switchgear & Cowans, Ltd.—Issue on July 19th, 1920, 


of £150 debentures, part of a series already registered. 


Oxford Electric Co., Ltd.—Particulars of £50,000 deben- 

tures authorised May 28th, 1920. Amount of present issue £25,000. Pro- 
"ty charged: the company's undertaking and property, present and future. 
о trustees. 


R. J. Rodd, Ltd.—Deposit on July 1st, 1920, of deeds of 


properties їп Walton-on-Thames and Surbiton to secure all moneys due or 
to become due from company to Barclay's Bank, Ltd. 

Folkestone Electricity Supply Co., Ltd. (51,825).—Return 
dated May 14th, 1920. Capital, £100,000 in £5 shares. All shares taken up. 
£100,000 paid. Mortgages and charges, £94,080. 

Barraclough Brothers, Ltd.—Agreement dated June 24th, 
1920, to secure £1,486 19s. 10d. charged on certain moneys and three electric 
motors. Holders: W. H. Spencer & Co., Ltd., Bowling Dyke Mills, Halifax. 

Hongkon Tramway Co., Ltd. (75,486).—Return dated 
April 28th, 1920. Capital, £81,250 in 5з. shares. All shares taken up and 
considered as fully paid. Mortgages and charges: $700,000 — £170,625. 

Henley's (South Africa) Telegraph Works Co., Ltd. 
(77,781).—Keturn dated April 9th, 1920. Capital, £2,000 in EI shares. All 
shares taken up and paid for in full. Mortgages and charges: nil. 

Ebonestos Insulators, Ltd.— Legal Mortgage dated June 
30th, 1920, to secure all moneys due or to become due from company to 
Barclay's Bank, Ltd., charged on Excelsior Wharf, Rollin Street, Deptford. 


CITY NOTES. 


Mr. H. C. Levis presided at the annual 

British Thomson- meeting held at the offices, 83, Cannon 
Houston Co., Street, E.C., on July 27th. He said that 
Ltd. at the last annual meeting he stated that 

the directors were considering the question 

of new capital required by the constant growth of the com- 
pany's business, and higher manufacturing costs, and that 
proposals relative thereto would in due course be laid before 
the shareholders for consideration. The share capital had 
been comparatively small, consisting of £400,000 in 4 per 
cent. cumulative preference shares, and £400,000 in ordinary 
shares. The floating debt, mainly due to the General Electric 
Co. of New York—and afterwards to the International General 
Electric Co. of New York--had been large. No dividends had 
been paid on the preference shares for a number of years, 
as the directors, after consultation with the holders of a large 
majority of these shares, considered it best to conserve their 
resources for the expansion of the company's business. Under 
the articles of association, any holder of preference shares 
had the right to require that his holding should be converted 
into ordinary shares, and if the holders of a certain percentage 
should so require, then the company could declare all of the 
remaining outstanding preference shares to be ordinary, so 
that the conversion should be complete. Recently the neces- 
sary percentage made a formal request to the company to 
make this conversion, and this had been carried into effect, 
consequently the company had now no preference shares 
outstanding, but only an issue of £800,000 ordinary shares. 
At an extraordinary general meeting the necessary resolutions 
were passed by which each of the £10 shares was divided into 
ten £1 shares, and the ordinary shares were increased to 
£9.000,000, consisting of £2,000.000 shares of the denomination 
of £l each. The necessary resolutions were also passed creat- 
ing 9,000,000 preference shares, of the denomination of £l 
each, bearing cumulative dividends at the rate of 7 per cent. 
per annum. These resolutions had been ratified, so the autho- 
rised capital of the company at this time consisted of 
£2.000,000 in ordinary shares, and 42.000, 000 in 7 per cent. 
preference shares—all of the denomination of £1 each. Sub- 
ject to confirmation at that meeting, it was propoeed to issue 


to the holders of the old preference shares, in full payrnent 
of all accumulated dividends and free of further income tax, 
ordinary shares of the par value of five guineas for each £10 
preference share held. Also to issue 440, 000 par value of 
these ordinary shares as a dividend at the rate of 10 per oent., 
free of further income tax, to the holders of the old ordinary 
shares. Ihese dividends— payable out of the reserve account 
—would absorb 4250, 000 of ordinary shares. The remaining 
ordinary shares and all the preference shares would be issued 
from time to time ав might be necessary for the requirements 
of the company. Their debt to the International General 
Electric Co. Inc.—payable in dollars—had been settled by 
advances in sterling from the bankers. This involved a loss 
in exchange, which was dealt with in the last year's accounts. 
The amount due to their bankers would be liquidated in due 
course by the proceeds of their share issue. During the year 
they expended on additions to factories at Rugby, Coventry, 
and Willesden £184,000, and wrote off £59,660, leaving the 
net book value at £950,000, which, having in mind their cost, 
was a very conservative figure. In September they entered 
into an agreement to purchase some factory buildings and 
land at Blackheath, near Birmingham. Due to various dith- 
culties that arose in connection with titles, they were unable 
to take possession until June this year. The floor space at 


present available in the buildings acquired was about 250,000 


sq. ft., and the area of the land was over 70 acres. Manu- 
facturing operations. would cominence as soon as possible. 
Plans were in hand for further extensions at these works. 
Considerable additions were being made to the factory at 
Rugby, which would greatly accelerate and increase the 
output of turbines, large motors and generators, and incan- 
descent lamps. Negotiations had been completed for a con- 
siderable area of land in another part of the country, where 
it was proposed, among other things, to erect a lamp factory. 
as the facilities at Rugby for the manufacture of lamps could 
not advantageously be extended much beyond their present 
limits. Turning to the profit and loss statement, it would 
be observed that the profits for the year, after deducting all 
expenses and charges, other than interest on debentures and 
loans, and after making provision for estimated war taxation 
for 1919, were £412,399, which he thought might be con- 
sidered very satisfactory, particularly as the ascertained loss 
in exchange to Deceinber 3lst had been deducted. In view of 
the fact that the accumulated dividends on the old preference 
shares would be paid up by the issue of new ordinary shares, 
and that the old ordinary shares were now receiving a divi- 
dend of 10 per cent.—likewise payable in new ordinary shares 
—they had not recommended to the shareholders that anv 
further distribution be made at present. It was hoped that 
the company would next year resume the payment of dividends 
on a satisfactory basis. The large electric steel rolling mill 
equipments to which he referred last year had now been in 
commercial operation for several months, and their perform- 
ance had been in every way up to their expectations, and had 
given entire satisfaction to the purchasers. These were among 


the largest equipments for this class of work which had ever : 


been built. Last year he stated that, judging from the in- 
uiries which they received after the signing of the armistice, 
there was an enormous amount of business in sight; the volume 
of orders placed with them since then, justified this statement. 
The orders received for the first six months of this year were 
larger than those for the corresponding period of 1919, though 
1919 was а record vear, and the volume of orders on hand 
was the largest in the history of the company. One of the 
greatest hindrances to their output had been the shortage 
of castings occasioned by the moulders' strike, the latter part 
of last year. All branches of engineering had been, and were 
still, embarrassed by this shortage, and it seemed almost 
impossible to make up for the time lost. It had seriously 
interfered with their output, in spite of the great efforts they 
had made to overcome the difficulty. They had made a con- 
tract with the International General Electric Co. Inc., of 
New York, which took the place of the one previously existing 
between the General Electric Co., of New York, and them- 
selves. This substantially increased the possibilities of the 
company's business, and was a very valuable asset, having in 
mind the fact that it conferred on them for their territory 
the patent rights of all the inventions of the General Electric 
Co.. of New York, as well as the benefit of its research labora- 
tories, which were undoubtedly the leading electrical research 
laboratories in the world to-dav. So that they might keep in 
close contact with business on the Continent of Europe, they 
had taken a financial interest in the Compagnie Francaise pour 
Exploitation des Procédés Thomson-Houston, and the Société 
d'Electricité et de Mecanique (Procédés "Thomson- Houston 
et Carels), of Belgium, and several of the directors were 
on the boards of these two companies. This was an important 
connection, and thev expected it would he of material benefit 
to the company in various directions. He did not think it 
was fully realised how much was done by many manufactur- 
ing companies for the benefit of their employés. Most com- 
panies gave a good deal of attention to such matters, and 
their company was no exception to the rule. They had 
established canteens on a large scale. where good food was 
supplied at very reasonable prices, and under attractive con- 
ditions. At Rugby they had purchased а large tract of land, 
which would be devoted to sports and recreation, and it waa 
their intention in due course to provide eimilar facilities at 
ether points where they had manufacturing establishments. 
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They also encouraged and assisted various movements, euch as 
welfare clubs, boy scouts, bands, &c., and particular attention 
was given to education. "Their booklet giving particulare of 
the company's educational arrangements had attracted much 
favourable comment, not only here but also abroad. The 
company had recently established two scholarships, under 
which two young men would be sent every year to America, 
free of expense, for a year's training in engineering, manufac- 
turing, and commercial work. It wasfelt that not only would 
this be a valuable experience to young men who they expected 
would remain in the service of the company, but that it would 
also be a factor—even though small—in maintaining and 
developing good relationship between the two countries. One 
of the serious difficulties confronting a great шапу com- 
panies to-day was the excess profits duty: which was unfair 
both in ү and in practice, in that it penalised most those 
who were the most progressive. If two companies were 
making the same amount of profit, and one happened to have 
a good pre-war standard, that one had little or no excess profit 
duty, whereas the other, whose business had increased, had 
to pay heavily. It was equitable that those companies whose 
business increased during the war should not profit unduly 
during that period by reason of such increase, but the business 
which was being done to-day had nothing to do with the war, 
and should not be subject to these special war conditions. 
The only fair tax was one that applied equally to all. It was 
particularly hard on a progressive company, ause progress 
in itself involved the tying up of capital, while this unfair 
tax absorbed the greater part of the return from that capital, 
and thereby actually chilled the incentive to progress. Con- 
sequently, when new capital was required, it was difficult 
to obtain it under such conditions. During the year, notwith- 
standing the many difficulties which had been encountered, 
the members of the staff had worked hard and loyally. Thev 
had done all they could to reinstate ex-service men. 

Lord Carmichael seconded the motion, which was carried 


unanimously. 
The directors of the Elektra A.G., of 
German Dresden, which ig interested in a number 
Companies. of supply works and tramways, state that 


most of these undertakings yielded better 
results in 1919 than in the previous year. After having made 
provision for depreciation, the accounts show net profits of 
283,000 marks, and permit of the payment of a dividend at 
the rate of 5 per cent., whereas a loss was incurred in 1918, 
which was covered out of the reserve fund. 

The Einkaufs Vereinigung fur Elektrotechnische Bedarfs 
Artikel (Buying Association for Electrical Requirements), of 
Frankfort-on-Main, which reports an increase in the member- 
ship from 318 in 1918 to 432 last year, earned net profits of 
98,000 marks in 1919 as compared with 46,000 marks in the 
preceding year. The dividend is at the rate of 8 per cent. for 
1919, and it is mentioned that the value of the turnover at 
28.860.000 marks was about twice that in 1918. 

The Continentale Ges. fur Elektrische Unternehmungen of 
Nuremberg, reporting on the company’s investments for 1919, 
states that it was possible for the electricity works, by increas- 
ing prices, gradually to recover from the reaction, but the 
railways and tramways showed varying results. It was im- 
poesible to predict the development of the undertakings in 
the near future owing to the general uncertainty. The net 
profits increased from 1,972,000 marks in 1918 to 1,984,000 
marks last year, and the dividend on the preference shares, 
which compose most of the share capital, is at the rate of 
3 per cent., ав in 1918. 

The report of the Accumulatoren Fabrik A.G., of Berlin 
and Hagen, states that the disposition to place new orders in 
1919 decreased in accordance with the advance in sale prices, 
and the output of the works consequently declined as com- 
pared with the previous year. On the other hand, an increase 
in the number of workers and officials took place owing to the 
reduction in the working shift and the lower average efficiency 
of the men. The provision made for depreciation was 444,000 
marks, ав against 411,000 marks, and the net profits were 
2.595.000 marks as contrasted with 2,993,000 marks in 1918, 
permitting of the payment of a dividend at the rate of 17 per 
cent. for 1919, as compared with 90 per cent. in the previous 


ear. 

И The report of Brown, Boveri & Co., A.G.. of Mannheim, 
covers а period of nine months as a result of the transfer of 
the financial year to the calendar year. The directors state 
that owing to the scarcity of raw material the production of 
manufactures was again only a fraction of that in former 
peace periods; estimates were impossible, and fixed prices and 
binding periods for delivery to customers could not be given. 
Tf, nevertheless, satisfactory results were achigved, these were 
due to the market's extraordinary capacity for absorption. 
The sale of electric motors for agricultural purposes was ex- 
tremely active, but the department for large machines was 
not well employed. The construction of steam locomotives 
waa in full progress. while satisfactory results were obtained 
in the new branch for the production of special articles for 
installations. After writing off 1,527.000 marks for deprecia- 
tion in the nine months ended with December, as against 
702,000 marks and 2,298,000 marks for war expenses in 1918-19. 
the accounts show net profits of 834.000 marks. as compared 
with 827,000 marks. It is proposed to pay a dividend at the 
rate of 6 per cent., as in 1918-19, on share capital of 9,000,000 
marke, which hag eince been increased to 15,000,000 marks. 


Yorkshire Electric Power Co.—The directors report 
satisfactory реше during the half-year ended pune: he 
costs of coal, lubour, and materials have been higher, but 
owing to production on a larger scale the profit earned on 
the larger capital employed nas been more than propor- 
tionately increased. After payment of bank and other 
interest, the net profits for tne three half-years ending 
June 30th were: 1918, £23,683; 1919, £19,229; 1920, 230,146. 
Ín view of the strengthened financial position of the com- 
pany the board have decided upon the payment of an interim 
dividend on the ordinary shares at the rate of 3 per cent. 
for the half-year. New contracts have been made to supply 
large additional amounts of power which will bring a 
further increase of revenue. Additional plant and mains 
have been ordered to meet these further demands. The 
recent issue of £230,000 debentures and £400,000 of ordinary 
stock has enabled the finances to be regulated and the loans 
from the Government and from the bankers to be repaid. 
“ An inquiry has been announced by the Electricity Com- 
missioners as to the present and future position of electricity 
supply in the northern portion of the company’s area, and 
will be held at a date to be announced by the Commis- 
sioners. The board will be prepared to co-operate in any 
satisfactory scheme that will be to the advantage of the 
area." | 


Stock Exchange Notices.—Application has been made to 
the ие to allow the undermentioned to be officially 
quoted:— 

5 posts Co., 500000 seven and a-half рег 
cent. B” cumulative preference shares of £1 each, ful i 
Nos. 1 to 1, 600,00. ERN 

The Committee has specially allowed dealings in the 
following under temporary secula torte 4 (3):— 

Calcutta Electric Supply Corporation.—£500,000 5 per cent. 
first mortgage convertible (registered) debentures (free of in- 
come-tax), issued at 95 per cent., of which 15 per cent. is paid. 

Vickers.—£1,500,000 seven per cent. seven-year notes, issucd 
at 95 per cent., scrip, 15 per cent. paid. 

Bullers.—250,000 first mortgage 6 per cent., free of in- 
come tax, redeemable debentures of £50 and £100 each 
(registered) after issue of letters of acceptance. 

Durelco, Ltd.—55,095 shares of £1 each, 19s. 6d. paid, 
Nos. 1 to 55,095. 

Telephone Manufacturing Co. (1920).—100,000 ordinary 
shares of £1 each, fully paid, Nos. 1 to 7, and 310,008 to 
410,000, after issue of allotment letters. 

„Тһе Committee has ordered the undermentioned to be off- 
cially quoted :— 

Chili Telephone Co., Ltd.—11,000 shares of £5 each, fully 
paid (Nos. 88,001 to 99,000). 

English Electric Co., Ltd.—1,431,509 ordinary shares of £1 
each, fully paid (Nos. 1 to 1,431,509), and 698,564 6 per cent. 
cumulative preference shares of £1 each, fully paid (Nos. 1 
to 698,564), and £1,000,000 54 per cent. sinking fund first 
mortgage debentures (Nos. 1 to 10,000) (bearer). 

Stewarts & Lloyds, Ltd.—850,000 deferred shares of £1 each, 
58. paid (Nos. 850,001 to 1,700,000).  - 


The German Transmarine Electricity Co.—The Compania 
Hispano-Americana de Electricidad of Madrid is the title of 
the company formed to take over the assets of the Deutsch- 
Ueberseeische Gesellschaft of Berlin, whose undertakings are 
situated in Buenos Ayres and other South American cities. 
The promoters of the former are the Banco Central, the Banco 
Urquijo of Madrid, the Banco de Vizcaya of Bilbao, the Banco 
de Barcelona and the Sociedad Arnus Gari of Barcelona. 
Particulars of the financial details of the transaction have pre- 
viously been published. It only remains to mention that the 
Spanish company is redeeming the loans and preference shares 
in the German company, while 91 per cent. of the ordinary 
shares has already been exchanged for certificates in the 
Spanish company pending the final settlement. At the same 
time the transaction has afforded the Electric Light and Power 
Investment Co. of Berlin, as a large shareholder in the Trans- 
marine Company, an opportunity for coming to an arrange- 
ment with its Swiss holders of a loan of 10,000,000 fr. under 
which the latter is paid off partly in interest bonds and shares 
in the Spanish company and partly in new shares of the Ger- 
man company. 


Tokio Electrical Companies.—The Tokio Electric Co. 
held а semi-annual meeting of shareholders at Tokio on June 
22nd, when a dividend of 20 per cent. per annum was declared. 
The company's net profit for the six months amounted to 
1,087,000 yen. The Tokio Gas and Electric Engineering Co. 
at its semi-annual meeting on June 30th was to declare a divi- 
dend of 20 per cent. per annum. The net profit for the six 
months amounted to 1,963.526 yen. against 1,452,647 yen for 
the previous six months.—Reuter’s Trade Service. 


The Great Northern Telegraph Co., Ltd., of Denmark.— 
The proposal to distribute a dividend and bonus of 22 per cent. 
for 1919 (inclusive of 5 per cent. already paid) was duly passed 
at the general meeting held at Copenhagen on 3186 ult. 
The final dividend and bonus for 1919—34s. per £10 share—is 
now payable at Mesers. C. J. Hambro & Son, 70, Old Broad 
Street, E.C., against Coupon No. 21. 
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Australia.—The Electric Light & Power Supply Corp., 
Ltd., Balmain, intends increasing its nominal capital to 
£500,000, and the sanction of shareholders was to be sought 
at the yearly WAS in June. The additional capital is 
required to provide further generating plant, enlargement 
of power house, erection of overhead bunkers, extension of 
trunk mains, and substations.— Tenders. 


National Gas Engine Co., Ltd.—Interim dividends of 
5 per cent. per annum, less tax, on the preference shares, 
and 73 per cent. per annum, less tax, on the ordinary, for 
the June half-year. 


Bristol Tramways and Carriage Co., Ltd.—Interim divi- 
dend for the half-year ended June at the rate of 3 per cent., 
free of income tax, on the ordinary shares. 


Charing Cross, West End & City Electricity Supply Co., 
Ltd.—Interim dividend on the ordinary shares of the West 
End undertakings for the half-year ended June at the rate of 
Ys. 6d. per share. 


Brightside Foundry & Engineering Co., Ltd.—Accounts 
not yet completed, but the results admit of a dividend of 
10.per cent., free of tax. 


Westminster Electric Supply Corporation, Ltd.—Interim 
dividend at the rate of 8 per cent. per annum, less tax, for 
the half-year ended June. 


City of Buenos Ayres Tramways Co., Ltd.—Dividend of 
15. 3d. per share (5 per cent. per annum), less tax, for the 
quarter ended June. 


` North London Railway Co.—Interim dividend of £2 10s. 
per cent. for the half-year ended June 30th last on the Con- 
solidated ordinary stock, an increase of 1 per cent. 


Electrical Distribution of Yorkshire, Ltd.—Interim divi- 
dend on the ordinary shares at the rate of 6 per cent. per 
annum, free of tax, for the June half-year. 


Hong Kong Tramway Co., Ltd.—Interim dividend of 
9d. per share, less tax, for the half-year. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Markets in the Stock Exchange are characterised by a fair 
amount of firmness. In some departments there is even busi- 
ness doing. ‘The Bank Holiday weather is said to have deter- 
mined some men to cut short, or postpone their holidays, and 
thus to account for an unexpected degree of interest being 
taken in certain markets. The pessimist points out that on 
the Tuesday following any Bank Holiday there is an accumu- 
lation of work generally awaiting attention, and that it 18 not 
just to credit the weeping weather with being a support {о 
the Stock Exchange. 

From whatever cause it proceeds, however, the interest in 
market matters is welcome enough in what ought to be these 
sultry days. 'The agitation against fare-raising on the rail- 
ways has already died down. Some there are who think the 
farthing increase will not make a vast amount of diflerence 
after all. On the Tube lines, any permission to raise the fares 
would certainly have a pronounced effect upon receipts. The 
Central London. has just opened its new branch to Ealing. 
Side by side with the announcement of this, the company 1s 
advertising that it paid 4 per cent. dividend on the undivided 
ordinary stock for the last six months, and carried 253 million 
passengers to do it. However, in hope of better things, 
Underground incomes are again 1 higher, the £10 shares have 
zained 5s., and Bus A ” strengthened to 5s. 6d. London 
‘lectric Railway debenture stock at 534 is lower. 

One of the features of the moment is the way in which 
dollar securities are rising. Substantial advances have been 
secured this week by Montreal Light and Power at 265, 
Shawinigan common shares 1274, General Electric of New 
York fives 115, Canadian General Electrics 116} and preferred 
1124, American Telephone and Telegraphs 124. The reason 
lies, of course, in the way that the New York exchange 1s 
moving—a matter which gives rise to concern amongst those 
who foresee the possibility of the pound sterling becoming 
worse—in relation to the dollar—before it improves. 

The condition of other foreign affairs does little to encourage 
enterprise in most securities abroad. There is a touch of 
exasperation in the comments on Mexico, for revolution seems 
to have broken out again as usual, and there is no peace for 
holders of Mexican stocks. So prices are much as they were, 
with a point rise in Mexico Tramways first mortgage bonds 
to add contrariness '' to the position. With Brazilians, the 
uncertainty is due more to Paris than to Rio, because recently 
the French financial atmosphere has been very uncertain, and 
Brazilian ‘Tractions, held largely in France and Belgium, have 
come to market rather freely. A rise in the milreis more 
than checked the fall. and the price is 4 higher on the week. 
The Argentine Republic already notices the effect of its 
Government's edict upon unrestricted grain exports, traffic 
decreases taking the place of previously expanding revenue. 
92 Argentines are dull for choice, as the Stock Exchange has 
it. 


When so much is being said and written about E. P. D. and 
the Corporation tax, it is a little surprising that greater 
attention is not paid to the fact that electricity supply com- 
panies stand amongst those which escape the Corporation tax 
altogether. Lublicity has been given to the fact, it 18 true, 
but many people do not realise it, all the same, as any stock- 
broker knows whose business leads him into this particular 
teld for investment. Electricity supply shares continue as 
lifeless as ever. St. James and Pall Mall, quoted ex dividend, 
have joined the ranks of ordinary shares in this market from 
which the investor can draw, at to-day’s prices, 9 per cent. or 
more on his money. ; | - 

Manufacturing shares are quiet, with a dullish disposition. 
Babcock & Wilcox have gone back to 50s., Edisons to 22s. 6d., 
and General Electrics to 30s. The new ordinary shares of the 
last-named stand at 288. 6d., and the 7j per cent. B prefer- 
ence at 19s. 74d. Telegraph Constructions changed hands the 
other day at 193. Marconis аге 1-16 lower at 558. 9d. Tech- 
nical ditiiculties have arisen in connection with the starting 
of a market in Radio Corporation shares—the old American 
Marconis. It appears that some of the certificates carry 
voting rights, and that others do not. The Stock Exchange 
Committee seem to be rather nonplussed as to which class 
they shall grant the necessary permission to deal in. Out- 
siders might ask: ‘‘ Why not in both classes? 

Eastern Telegraph ordinary is harder, and Globe ordinary 
again rose 5s. United River Plates are $ down. The various 
new issues of the Eastern group are very well maintained. 
Armaments lean slightly to the heavy side. The rubber 
market is a trifle undecided, because Americans are selling, 
instead of buying, the raw product, and this keeps the price 
down. 


SHARE LIST OF ELEOTRIOAL OOMPANIES. 


Home ELECTRICITY COMPANIES, 
Dividend Price 


А Aug. B, Yield 

1918. 1919, 1990. Rise or fall. p.o. 
Brompton Ordinary.. oe e. 8 19 68 — £2 8 3 
do. do. do & Pref, ee 44 44 2 — 8 8 8 
Chelsea.. ee ee ee ee 3 4 — 8 0 0 
City of London ee “a T 8 10 1 — 8 17 10 
do. do. 6 per cent. Pref, .. 6 6 17/6 — 6 17 3 
Oounty of London .. a о: 7 8 8 — 10 0 0 
до. do.6 peroent, Pref, 6 6 82 — 7 565 
Kensington Ordinary e .æ. 6 7 — 8150 
London Electric .. T ee Nil 22 11 = 600 
до. йо. 6 рет cent. Prei.. e 6 6 8 — 10 0 0 
Metropolitan. Же a so 5 6 a - 10 8 8 
do. 44 per cent. Pref, .. 44 44 233 — 8 0 0 
South London ee ce ee 5 6 23 — 9 18 0 
South Metropolitan Pref. .. ie 1 14/9 — 7 0 0 
Westminster Ordinary  .. ee 8 10 5 — 915 3 


(TTELEGRAPHS AND TELEPHONES, 


A lo-Am. Tel. Pref. ee ee 6. 6 794 — 4 11 0 
жы do. Det. oe ee 83/6 1% 174 = 811 6 
Chile Telephone ee ee we 8 6 (xd — "6 0 0 
Cuba Sub. Ord, ee ee ee 7 1 mE е8 4 8 
Eastern Extension .. i ee 8 10 1 — *8 18 0 
Eastern Tel. Orc. A 8 10 167 +1 935 6 
Globe Tel, and T, Ord. .. „ 8 10 16 + i *$ 18 4 
do. do. Pret, eo _ ee 6 6 84 — 3 1 4 
Great Northern Tel. as oe 22 22 913 == 10 4 8 
Indo-Buropean ee ee ee 18 10 80 3 — 8 6 8 
Marconi z sa oe „ 25 26 21; — x 810 0 
Oriental Telephone Ord, ..  .. 10 12 61 — *4 16 0 
United R. Plate Tel. oc a 8 8 6 — $ *6 16 4 
West India and Panama .. .. 18 Nil tà — Nil 
Western Telegraph.. ee ee 8 10 , 15 == *$ 18 4 
Home RAILS, 
Central London Ord. Assented .. 4 4 441 — 8 19 9 
Metropolitan .. га ais T 1 1} 194xd — 6 8 2 
do. District De 92 ЫН Nil 11 — 5 em 
derground Electric Ordinary.. + 
Б doe do. "A" TS . Nil Nil 5.6 +64. Nil 
do. do. Income .. b 4 ' 674 +1 — 
Еовкох Trams, &0. 
Anglo-Arg. Trams, First Pref. .. Nil 5% 8t — 8 9 2 
do. do. 32nd Pref, . Ni Nil 84 — Nil 
do. do. ö Deb. e b 5 5 — 8 11 0 
Brazil Tractions  .. ee .. Nil Nil 43 + 2 Nil 
Bombay Electric Pref.  .. se 6 6 18 — 4 10 0 
British Columbia Elec. Rly. Pfce. 6 6 66) — 8 17 0 
do. do. Preferrred 24 b 52 -1 9 10 6 
do. do,  Deferred Nil 8 Б —1 612 2 
do. do. Deb. ee 4} 4} 65 — 3 14 7 
Mexico Trams6 percent. Bonds. Nil Nil 89 — Nil 
do. 6 per cent. Bonds. Nil Nil 29 — Nil 
Mexican Light Common .. NI Nil 14 — Nil 
do. Pref. ese ee Nil Nil 254 - ми 
do. lst Bonds. . Nil NI 49 +1 Nil 
MANUFACTURING COMPANIES, 
Baboock & Wilcox .. oe А 16 15 24 — 4 6 00 
British Aluminium Grd, .. „ 10 10 14 — 9 8 1 
British Insulated Or. . 124 15 132 — 8 5 6 
Callenders oe ee ee ee 25 15 ly == 11 8 6 
LIT Pret. ee ee ee 64 64 18/- — 7 4 5 
Castner. Kellner s d. ee 20 17 8 — 618 4 
Crompton Ord. ee oe se: 10 10 19.6 — 10 6 3 
Eidison-Swan, “А "' ss „ 10 10 li * 8 17 10 
do. do. б per cent. Deb, .. 5 б 784 — 6 6 9 
Blectric Construction . 10 10 1 — 10 0 0 
Gen. Elec. Pref... T ee 64 84 18/6 — 7 0 6 
do. Ord. эё НА . 10 10 В0/- — 6d. *6 19 4 
Henley .. ve „ө ss TERM. 15 91 — 8 0 0 
do. 43 Pref.. ee ee oe 44 44 = 618 6 
India-Rubber.. ee ee ee 10 10 25/9 = 97 15 4 
Met.-Vickers Pref, .. 5% „ = 8 25 — 1 6 9 
Siemens Ord... bd sè „ 10 10 95 6 = 93 17 0 
Telegraph Con, "E m ee 20 20 104xd — %6 17 0 


* Dividends paid free of Income Tax, 
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NOTES ON TRADE-MARKS. 


By THEODORE RICH, 0.B.E. 


IN the early days of civilisation only a very small proportion 
of the community could read, and therefore traders and other 
individuals used marks or signs to denote their shops, busi- 
nesses or thé families to which they belonged. When the 
industrial revolution took place and goods began to be 
manufactured in bulk by machinery, business men found it 
desirable to distinguish the goods they manufactured or 
Supplied by particular marks, to keep up the quality of the 
goods and make it possible for satisfied purchasers to ask 
for the same make of goods again, even if they could not 
read or understand the language spoken in the country of 
production. 

About 100 years ago the law began to recognise the pro- 
prietory rights in trade-marks, and experience showed that 
dishonest traders frequently copied the marks in order to 
foist inferior or imitation goods on to the market, In 1838 
Lord Cottenham decided that an injunction could be 
obtained to restrain infringement of a trade-mark, even in 
cases where it was due to ignorance and done without 
fraudulent intent. 

In the early days the essence of the mark was the associa- 
tion of the goods with some particular maker or trader, and 
therefore in order to prosecute an infringer, it was п 
to prove that a certain mark was known by the general public 
as being associated with a certain firm. The difficulty of 
preventing infringement was enhanced by the fact that many 
of the infringers were men of straw. The Merchandise 
Marks Act of 1862 was mainly connected with the criminal 
side of law, but it facilitated the protection of the owner of 
а mark from infringements, and after much controversy, 
the registration of marks was started. The Trade-Marks 
Registration Act of 1875 put the question of trade-marks 
on а new and firmer basis, and subsequent legislation has 
been mainly built up from this Act.. The Act made regis- 
tration prima facie evidence of the right of the registered 
proprietor to the exclusive use of his own trade-mark for 
the class of goods specified by him. 

The earlier marks were very largely composed of well- 
known objecta such as a horse, a dog, or some tool or 
implement, and it must be obvious that it soon became 
almost impossible for a trader to use such an object for all 
classes of goods, and claim a monopoly for its use, in fact in 
recent years it is usually difficult to find a striking object 
usable as а mark which has not been appropriated to one 
or more classes of goods. 

The law of trade-marks was to a certain extent codified 
in 1905, and slightly modified in 1919, to make it more 
elastic. "The modern mark is the creation of statute, and 
unless a mark was in use before 1875, it is impossible to 
take action for infringement unless it has been registered, 
and the necessary fees paid. It must be said, however, that 
even if the mark is not registered, or cannot be registered, 
it is possible to get a certain equivalent of mark protection 
by an action for passing off goods got up with the assistance 
of marks in order to deceive the public. 

At present under the 1905 Act as recently modified, a 
person claiming to be the proprietor of a mark who wishes to 
register must apply in writing to the Registrar, who may 
refuse to accept it, or may accept subject to modifications 
or conditions, and, if required, the Registrar must state the 
grounds of his decisions which can be the subject of an 
appeal to the Board of Trade or the Court. After appli- 
cation, an official search is made, and if no objections are 
raised on legal or practical pointe, or on the ground of 
previous use or similarity to existing marks, the mark 
is advertised, and time is given for anyone to raise 
- objections either on the grounds of infringement of rights, 
or other grounds. "Those who oppose the granting of the 
mark, and who are dissatisfied with the decision of the 
Registrar, can appeal to the court. The 1919 Act makes 
registration after seven years after the passing of the Act, 


or after seven years from the registration, practically con- 


clusive of validity. 
It must be pointed out that existing legislation does not 


require “user” before registration, and it is open to a 
manufacturer, trader, or even a designer, to design some 
device, and to get it registered, provided it complies with 
certain conditions. It should be noted that when an article 
has been introduced and manufactured under a patent, the 
name of the article becomes common property, and it becomes 
descriptive of the article itself, and not of the maker, and 
the restrictive rights to use such name expires with the 
patent. mE 

In order to obtain registration, the following are the 
conditions in the 1905 Act, as modified by the 1919 Act. 
The mark must contain one or more of the following 
particulars at least :— 

1. The name of a company, individual, or firm repre- 
sented in a particular manner." This means that some 
particular printing scroll or other device must be used, and 
the name as such must not be used without some 
peculiarities. 

. 2. »The signature of the applicant or his predecessor," _ 

3. * An invented word or invented words.” The 1883 
Act mentioned Fancy" words, but this expression gave 
rise to much difficulty, and its use has been abandoned. 
At present an “invented word" can, to a limited extent, 
refer to the quality or character of the goods. It is neces- 
sary for the invented word to be coined for the purpose 
of being applied to the goods in question, and it must not be 
merely one or two words joined together and jumbled up or 
misspelt; in general, a foreign word, although not one 
generally known or understood in the United Kingdom, 
cannot be registered. 

4. * A word, or words, having no direct reference to the 
character or quality of the goods, and not being according 
to its ordinary signification a geographical name or surname." 
The objection which there is to the use of а mark of 
matter descriptive of the goods in question is to prevent 
one firm having e monopoly in the use of certain laudatory 
or other terms. 1% would, for example, seem unfair to 
register First Class or Best Quality" as trade-marks 
for some make of boots, workshop tools or appliances, when 
another maker might say that his goods were also of the 
same character; and where a geographical name is that of 
a place where the goods are manufactured, or specially sold 
or handled, it would be unfair to prevent others carrying on 
business at the same place from using the same geographical 
name for their goods. Place-name trade-marks have been 
allowed in some special cases. 

The earlier statutory trade-marks were limited to those 
coming under the above categories, Nos. 1 to 4, but as a 
number of well-known marks were being shut out from 
registration, a clause was added in the 1905 Act enabling 
any other distinctive mark to be registered, subject originally 
to the sanction of the Board of Trade or the Court; this 
has again been somewhat modified, allowing a “ distinctive 
mark adapted to distinguish the goods of the proprietor of 
the trade-mark from those of other persons." In order to 
register under this section, evidence of use is an important 
factor. 

The recent case of the National Galvanisers, Ltd., is of 
interest. The company manufactured metal hollow-ware 
goods in the United Kingdom, and wished to register the 
word ** National" as a mark in respect of goods of this class. 
The Wrought Hollow-Ware Trade Employers' Association 
opposed the application, stating that such a mark would make 
the public think that the goods were produced under public 
auspices and for the public benefit, and that such a mark 
would interfere with the business of competitors ; and that 
to allow such a mark would be against public policy. The 
Comptroller-General exercised his discretion and refused 
the application, and the applicants appealed to the Court. 

It was submitted in support of the appeal that the mark 
contained * no direct reference to the character or quality 
of the goods, and also that the word ** National " had been 
registered after appeal in connection with cash registers. 
It was submitted on behalf of the respondents that in the 
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National Cash Register case user" had been shown for 
80 years, and that the goods were known to be of American 
make, whereas in the case of:this company five years’ use 
only could be shown, and there was а danger that the 
word National might be thought equivalent to British ; 
further, a8 regards earlier registrations of the word National 
opposition had been absent. 

Mr. Justice Astbury, in his judgment, held that the two 
cases where the word “National” was in question, were 
distinguishable. Inthe Cash Register Case dise had been 
no trade opposition, although the use of the word had been 
objected to by the Registrar as undesirable. 

In that case the opposition was unfortunate, as on the 
appealit had been proved that а secondary meaning had 


become attached to a word which was in itself undesirable ; 


the judge agreed with the judgment in that case, but in 
this case the facts were the opposite. The Comptroller- 
General had in this case exercised his discretion and had 
quite correctly refused the application. 

As a general rule, word trade-marks, apart from distinctive 
devices, are not favoured by the Registrar, and when there 
is trade opposition and an appeal to the Court, the applica- 
tions are not often successful. The Court will not protect 
a trade-mark which gives a false description of the article 
in question, and it is no answer that the trade or any other 
class of persons are aware of the actual facts and are not 
deceived by it. It is to be regretted that the Companies’ 
Registrar has not, apart from similarity of titles, the same 
discretionary powers to check the registration of companies 
with names of a deliberately deceptive character. 

The number of marks used in the electrical trade is not 
large, and their use, as might be expected, is largely con- 
fined to lamps, fittings and cable, although with regard to 
the last of these, where the quality depends mainly on the 
mixture used, protection by a trade-mark or some distinctive 
label is а matter of considerable importance. 


TRUSTIFICATION OF GERMAN INDUSTRIES. 
INDICATIONS that have appeared in the German Press from 
time to time foreshadow а gigantic trustification of all 
German industries. The scheme outlined, which is due to 
Von Moellendorf and other officials of the German Ministry 
of Industry, is offered as а counterblast to socialisation, to 
which capitalists are averse, and which even the workmen 
themselves agree would not be in their best interests. 

The new scheme is termed by its originators “ combined- 
plan industry," or *'combined-plan economy," and is 
intended to include, sooner or later, all industries. Each 
industry will be grouped under one organisation, in which 
the capitalist, the worker, and the consumer (through the 
merchant), will be represented. Each organisation will fix 
ita own prices, control raw material supplies, control exports, 
stimulate production—in a word, exercise supreme authority 
in all matters connected with the development of the parti- 
cular industry whose interests it represents. The whole of 
these organisations will ultimately be subjected to the 
control of a super-trust, controlled by the Ministry of 
Industry. 

A start has already been made in the iron and steel 
industries, as the firms hitherto belonging to the Steel 
Works Trust are joining the new organisation. Different 
departments of the organisation will have their own sub- 
organisations, and the whole will be under the control of a 
Steel and Iron Parliament, with representatives of Capital, 
Labour, and the Government. The coal and potash 
industries will also shortly be organised in the same way. 

As regards the electrical industry, no particulars are yet 
available. Тһе Government has, however, taken the first 
step in passing a law authorising it to take over certain 
electricity stations, utilise water power on a large scale, and 
run these in the way best calculated to benefit the 
community. 

All firms will subsequently be compelled to join .the 
particular organisation connected with their industry, and 
heavy penalties are to be provided for in the case of any 
infringement of the regulations laid down by the 
organisation. 


The object of this vast scheme is to secure the best 
utilisation of the material resources of the country, with a 
view to re-establishing the industries on a sound footing. 
Considerable opposition has always been offered since the 
signing of the armistice to the “ compulsory economy ” or 
Government control of industry ; while, on the other hand, 
as stated above, Labour aspirations have been in the direction 
of securing more adequate representation in the development 
of all industries. 

In connection with the above organisation, the Workers 
Council Bill vas made law some time ago, and will, it is 
thought, go a long way to secure the objects aimed at by 
the Government. Under this new law, every works employing 
at least 20 workpeople is bound to form a Works Council, 
on which Labour will be represented in proportion to its 
numbers. A similar organisation will be formed by the 
capitalist, and by the terms of the Act, the two bodies, 
representing Capital and Labour respectively, are bound to 
discuss matters of interest to both of them. Capital is 

ledged to secure the best conditions of working, while 

abour must undertake to advise and co-operate in carrying 
out rules, regulations, &c., drawn up. Welfare work, 
housing problems, internal factory conditions, in addition 
to wages questions, come within the scope of the Councils. 
Disputes are to be settled at a Joint Regional Committee of 
Employers and Employed ; or, in the event of no settle- 
ment being reached there, the Industrial Committee of the 
Government will have the final egy. 

Industrial experts and economists are doubtful of the 
success of the proposed scheme; but they agree that it 
affords a better solution than socialisation, because it will 
give the worker a certain amount of responsibility, while 
sufficiently safeguarding the employer.—E. S. H. 


MOTOR STARTING AND 
CONTROLLING GEAR: SOME CRITICISMS 
AND SUGGESTIONS. 


By G. T. DICKSON. 


THE ever-increasing tendency which large industrial 
firms are exhibiting towards the adoption of the inde- 
pendent electrical drive for machine units of all types 
has been the means of introducing many problems for 
the designer of motor starting and controlling gear. 

The natural result is that this particular branch of 
the electrical industry is receiving far more attention 
than was formerly the case, and in addition to the 
numerous firms which specialise in motor starting and 
controlling apparatus, there are, of course, many large 
concerns where motors and starters, &с., are made and 
tested side by side. 

It is, however, a regrettable fact that, in spite of the 
marvels which exist in the way of automatic gear, there 
is still room for a great deal of improvement 1п the 
design and manufacture of the majority of the various 
tvpes of motor-starting and kindred apparatus at pre- 
sent being turned out. Indeed, it would seem that the 
old idea, that starters and controllers were but neces- 
sary evils, is vet lingering, and is going to die very 
hard. In support of this contention it would be easy 
to cite many instances in which large machines, turning 
out vitally important work, have been held up for several 
hours owing to the failure of a flimsy starting switch, 
and any plant engineer will say that he experiences 
far more trouble with his starters and controllers than 


he does with the motors which they are supposed to 


control. 

It is, therefore, proposed to enumerate as briefly as 
possible, in the following article, some of the more 
outstanding faults which are to be found in almost all 
the existing types of controllers and starters, faults 
which the writer has had good reason to note in the 
course of a fairly wide experience in industrial electrical 
work. 
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Let us first consider the ordinary motor starter, fitted 
With the usual overload and no-volt releases, There 
are many variations in the design of this kind of starter, 
but almost all of them exhibit the same faults when in 
use. We will assume that we are dealing with a 2-H.P., 
220 volt, p.c. starter of the type just referred to. 

Common to all designs we have the two coils which 
act, as it were, as a safety valve for the motor; a mov- 
able switch arm, and the contact studs. 

Now, presumably, it is the function of the no-volt 
coil to hold the switch arm in the full оп’ position 
just so long as the motor is intended to run and no 
longer. Immediately an overload comes on the motor, 
or as soon as the inain switch is opened, the de-ener- 
gised coil should allow the arm to fly back to the off 
position. In how many instances, however, does the 
residual magnetism in the iron core of the coil more 


than suffice to retain the arm hard over " long after 


the overload has done its worst? or, assuming that the 
motor was switched off at the main, the arm will be in 
а very suitable position for fuse testing and other fire- 
work . displays. 

It is true that this residual magnetism is generally 
counteracted either by drilling the cheek of the coil 
frame and inserting a brass peg, or by knocking one 
of the cheeks over until an air gap is obtained, but in 
a very short time the peg will wear away, or should the 
second method be used the magnet frame will become 
loose and self-aligning. The trouble is, of course, caused 
by the hardness of the iron core, which, again, is due 
either to the fact that the casting was ''chilled " or 
that the wrong kind of iron was used. It is naturally 
assumed that the coil has been correctly wound. 

Turning to the overload release, in the majority of 
types this is calibrated (save the mark!) to operate on 
a 25 per cent., 50 per cent., and 100 per cent. overload. 
Are these calibrations accurate? In nine cases out of 
ten they are not. This is not to be wondered at when 
it is considered that starter testing is generally the 
work of raw apprentices, or at best, semi-skilled im- 
provers, who care little about the accuracy of their work. 
Very often you will find calibration marks nearly 1/16th 
of an inch thick where the least fraction of an inch up 
or down makes an appreciable difference. Furthermore, 
the armature hinge will often be found clogged with 
sticky paint daubed on after test to give a finish.“ 

Again, the brush which, on an overload, should make 
good contact with the brass pins connected to the no-volt 
coil, will often require to be pushed well home before 
functioning. | 

А very little extra trouble taken with the fitting and 
calibrating of this overload trip would undoubtedly 
result in a smaller bill for motor repairs. 

Let us next consider the switch arin. Here we get a 
fruitful source of trouble, for, while it may be compara- 
tively easy for an expert to start up а motor without 
making the sparks fly, it must be borne in mind that 
the average machine hand is not only very inexpert, but 
is also not a little frightened of his starter, and will, 
at the least sign of sparks, loose the arm and thereby 
ageravate the trouble. 

A properly designed starter switch arin should really 
be of the slow movement type, that is to say, it 
should only be possible to advance the arm from stud 
to stud at a uniformly slow rate. There are, of course, 
several types of these slow movement starters on the 
market, but as they are more costly than the ordinary 
kinds the latter are usually installed. Furthermore, 
engineers are generally endowed with an ingrained shy- 
ness of anything partaking of the nature of rat traps. 

Before leaving the subject of switch arms it may be 
remarked that, if for any reason it has been found 
necessary to remove the arin, it 1з more often than not 
a job for two men to get it in position again owing to 
the way the spring is arranged. As far as the contact 
studs are concerned there is not much to complain of 
except that the first two or three studs should always 
be capable of renewal (from the front of the starter), for 
it is only those studs that suffer when sparking occurs. 


This remark only applies to the smaller types of atarters, 
for on most of the heavier types renewable contacts аге 
fitted throughout, Again, on the majority of starters 
there is nothing to indicate to the operator that the arm 
has left the dead " studs, of which there are usually 
one or two, according to the size of the starter. It should 
be easy to mark the first live stud, or to make the 
* dead " studs of some hard insulating material; in- 
deed the latter alternative has been adopted by some 
makers. 

Most starter face-plates are simply slabs of plain slate 
which are rubbed over with an oily rag after being 
drilled. Now and again one comes across starters which 
have enamelled slate face-plates, but this is the excep- 
tion rather than the rule. Enamelled slate is, of course, 
greatly preferable to plain, but here again the ques- 
tion of expense crops up, and the poor starter has to 
suffer. 

So much for the externals: let us now consider the 
actual starter winding. Here the writer is confronted 
with weird memories of positive jungles of (more or less) 
insulated leads connected to resistance coils by little 
lumps of solder which will come unstuck owing to bad 
soldering. Here, too, we find perhaps a couple of coils 
within an eighth of an inch of one another when a 
“short”? would mean the cutting-out of half the start- 
ing resistance; & shake is all that is needed to complete 
the ‘‘short’’ (and the starter will get that shake in 
transit), and bang goes the motor directly the arm is 
moved over. 

The ideal system of connecting the various leads to 
the resistance coils has yet to be devised; some makers 
prefer to use copper bands, whilst others still swear by 
the soldered joint. Sometimes one even finds starters 
where the connections have been merely twisted round 
the tubes and left to take their chance. 

Should any engineer be so misguided as to take a 
Starter to pieces in order to repair burnt-out coils, he 
will find himself in the fortunate position of the man who 
took a grandfather clock to pieces, and who, upon try- 
ing to reassemble it, found that he had two or three 
wheels left over. However, the daring man who does 
try to repair coils will often find his stock of small nuts, 
washers, and screws considerably augmented from the 
reserve stock which is always to be found loose, inside 
the box. 

The actual winding calculations of most types of 
starters appear to be fairly satisfactory, although here, 
too, we find some measure of thoughtlessness. It does 
not seem to be understood by winding calculators that 
12, 13, or 14 S.W.G. resistance wire, if wound on, say, 
a §-in. mandrel, will make tolerably good springs, and 
that such coils are liable to buckle all ways after being 
placed in position. 

The designer might also give some little thought to the 
kind of insulated wire he uses, and if beads be selected 
as the best means of insulating leads, these beads should 
certainly be of the unbreakable variety. 

While on the subject of design the writer would appeal 
for the introduction of a starter winding in which burnt- 
out coils could be replaced in a reasonably short space 
of time. At present it takes three or four hours to do 
a job of this kind. 

Perhaps the writer has been unfortunate, but he 
can honestly state that it has rarely been his luck to 
happen upon a motor starter of the enclosed or semi- 
enclosed type where it has been an easy matter to remove 
the cover, and, having removed it, to get it on again. 
The cover will also be found, in many cases, only just to 
clear the live ” parts of the overload coil. 

The faults described above may also be traced in fieId 
regulators, with the exception, of course, of those faults 
peculiar to the releases. 

Controllers are generally constructed in a much more 
robust manner, but even here we can trace evidence of 
careless design and manufacture. For instance, blow- 
out coils will often refuse to function just when their 
good offices are required, and the contact between fingers 
and segments is exceedingly sketchy in many instances. 
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Then, in operating some types of controllers, а very 
strong jerk is required to pull the handle on to the 

“start” position. Once over the first notch, however, 
the handle will slip round all too easily. 

In conclusion, it may be remarked that, while there 
are some really excellent designs of starters, &c., on the 
market, there are just as many of the other kind which 
hardly merit the term ‘‘ design,’’ and it must be under- 
stood that the complaints in the foregoing article are 
directed against the latter. It 1s indisputable that a 
little more time and thought given to the study of this 
all-important question of motor control would result in 
a far less worrying life for the plant engineer, and a 
longer period of usefulness for the motor. 


S 


A PUSH-BUTTON LIFT INSTALLATION. 
By “F. A. P." 


Tug following particulars of a small push-button-con- 
trol passenger lift may be of interest to contractors who 
have the opportunity of pushing business in blocks of 
flats or similar buildings where no lift at present exists 
and where a fair-sized staircase makes a shaft practic- 
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A SIMPLE PASSENGER LIFT.. 


able. Even where a comparatively small staircase only 
exists, a lift to carry two passengers is generally possible 
without encroaching on the rooms. 

The premises in question were originally fitted with 
a tradesman’s or plate lift, which was worked by pulling 
оп a rope. Owing to being carelessly handled and over- 
loaded with such things as sacks of coal, for which it 
was never intended, it was constantly out of order, and 
was also the cause of several minor accidents, and gradu- 
ally fell into disuse. 

Some time ago a simple push-button, low-speed lift 
was installed, and has worked satisfactorily for six 
years without an accident. It is frequently used by 
tradesmen’s boys, but not by children; in places where 


there were children it would probably be necessary to 
fix the push buttons out of their reach. What little 
trouble has arisen has been caused by passengers letting 
their luggage or umbrellas project beyond the car, caus- 
ing slight damage to the casing or temporary stoppage of 
the lift, but no personal injury has been caused, so we 
may consider these lifts quite safe for ordinary use 
without an attendant. | | 

The whole installation cost about £400 (in 1914), and 
is in constant use daily, the number of double journeys 
amounting to over 100 per day. It is oiled and ex- 
amined about once or twice а month, and has a good 
overhaul every other year. 

The. cost of electricity, repairs, and maintenance 
comes out at about £25 per annum, making the-cost of a 
double journey under 1d., which we may consider à 
negligible expense considering the convenience. 

Very little structural alteration was required when 
installing, a hole being cut round the original small 
lift and trimming joists put in to take the load on the 
joists cut through. As the topmost floor is not served 
by the lift, the motor was placed on the floor level with 
the control gear above, so that all parts are readily 
accessible for overhauling or attention. 

The motor stands on steel joists stiffened by an angle 
bracket let into the wall of the building, and is of 
4-H.P., j-hour rating, working at 900 revs. per minute, 
giving the car a speed of about 100 ft. per minute. 

The usual causes of trouble, if not inspected regularly, 
are due chiefly to the plungers of the solenoids on the 
control panel sticking, and also to the gates not fully 
closing when not properly oiled or through the guides 
not being kept free from dust. In the latter case, the 
safety switches fitted on the door framework, which 
break the circuit when the door is open, are not thrown 
sufficiently far over to make contact if the door is not 
quite closed, thus preventing the lift from working. А 
fortnightly inspection has been found sufficient to pre- 
vent these troubles. 

The motor is geared by à worm and worm wheel to 
the 5-grooved pulley over which the car and counter- 
weight are hung, the whole forming а compact unit on 
one bedplate; а spring-controlled brake with a pull-off 
solenoid is fitted between the motor and gear box. The 
shaft is cased in with strong wire mesh, but can be 
boarded in if preferred. The accompanying illustra- 
tion shows the general arrangement, showing how simple 
is the lay-out. 

Considerable business should be done in fitting lifts 
of this kind, and contractors might do worse than take 
up this work, the installation of the smaller types being 
comparatively simple.  Landlords should be induced 
without much difficulty to go to the initial expense, if 
the increased letting value of the upper floors, when a 
lift is fitted, is pointed out. 

The example described has paid for itself in a 
few years, besides adding to the value of the property. 
These are points that should be put before prospective 
users, who naturally only wish to spend money on sound 
business propositions where a return can be anticipated 
with safety. 

— 


De-Controi of Canals.—Sir E. Geddes (Transport 
Minister) said, in the House of Commons, on July 26th, that the 
controlled canal companies had been informed that control would 
cease on August 31st. He was prepared forthwith to take possession 
of the controlled undertakings, and to set in motion the machinery 
for increasing the tolls and charges. He had no power to increase 
the charges until the matter had been referred to the Rates 
Advisory Committee. The Government was desirous of maintaining 
the canals as an effective transport agency, and would consider 
favourably applications for advances to meet working expenses 
until authority could be given to increase charges. He hoped to 
give this authority before the end of September. It was impossible 
to come to a decision on canal charges until they s&w where they 
were on the railway rates question. Although the subsidy was 
coming to an end, they proposed to give the canals temporary aid, 
under a strict arrangement with the Treasury, in order that they 
might keep themselves going until they could overhaul their 
arrangements. They would be merely taken over in the technical 
sense, to enable them id to put up their charges.—Birminghan 
Post, 


Ti 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and at hich will b 
г „5 i apparatus, w be published 


Ediswan Cooking Apparatus. 


Some new lines of heating and cooking apparatus, some of 
which are illustrated herewith, have recently been put upon 
the market by the EpisoN Swan ELECTRICAL Co., Lrp., of 
Ponders End, Middlesex. The boiling plate, fig. 3, is 8 in. in 
diameter by 3.75 in. high, consumes 1,000 watts, and can be 
supplied either for one or three-heat control. The top and 
base are of cast iron, the top being ground and polished 
bright to give а pleasing appearance; the remainder of the 

late is finished in black enamel. The combination saucepan, 

g. 4, is made of copper tinned inside and heavily nickel 

lated and polished outside. Its capacity is two pints and its 
oading 500 watts with single-heat control. The container can 
be used for heating milk, porridge, &c., its capacity being 
1.5 pints; the egg cruet holds five eggs. e fish frier, fig. 1, 
is made of entirely welded steel plates supported on a sheet 
metal casing with a wired top and bottom: the size of the 
pan being 24 in. by 18 in. by 6 in. deep. The elements are 


—— 
— — 


Fic. 1l.—FisH FRIER. 


easily replaced by lifting the pan, to which the elements and 
connections are all fixed, from the casing. A drip pan and 
&helf are provided for draining the fish after it has been 
cooked. The loading is 5.8 Kw., and the two or three-heat 
control is by rotary switches giving 7 degrees of heat. The 
frier is ready for use 20 minutes after it has been switched on. 


The '' Quidos " Electric Lamp Food Warmer. 


The electric food warmer and foot warmer devised by Mr. 
Leoline Edwards, of 81, St. Margaret's Road, Twickenham, 
which we described in our issue of March 12th last, 

. 930, has been greatly improved by making it in 
the form of a jacketed cylinder. Using a single 2}-candle 
carbon lamp, the device was actually rather too warm for 
use as a foot-warmer in bed; the jacket remedies this, and 


Ес. 9. Tug “ Quipos ' FOOD AND Foot WARMER. 


at the saine time increases the efficiency of the apparatus 
as a food warmer. In other respects it is essentially the 
same; ав shown in fig. 2, it contains a slider carrying a small 
lamp, and when standing vertically it can be used to keep 


SEPTIMAM IRR 


baby's food at a temperature of 100 deg. F. all night, while 
sufficient light escapes round the pan to serve as a night-light 
and indicate its exact position. For use as a foot warmer 
1t 1s covered with a flannel jacket and laid on its side. 

It is remarkable to how many uses this simple device can 


be applied. It serves to vaporise scent, disinfectants. and 


the volatile substances which allay the irritation of the 
breathing passages in whooping-cough, &c.; it can be put 


P" 
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Fic. 3.—BoiLiNG PLATE. 


Fic. 4.-—COMBINATION SAUCEPAN, 


in а cupboard to air clothes, used as a reading lamp with a 
suitable wire-fraine shade, and as а plate warmer; placed in 
a wardrobe, with a light carbon compound in a dish, it 
fumigates furs, &c., and drives out moths. When it is used 
as & foot warmer, a switch can be provided with which it 
can be turned on or off without rising, and under all con- 
ditions it is clean, dry, odourless, and free from fire risk— 
which cannot be said of the customary devices used for the 
above purposes. It is supplied in various finishes—tin, nickel, 
copper, and brass. A 2}-candle lamp takes only 10 watts; 
larger sizes can be used if desired. 


The ** Plexsim ” Electric Iron. 


The new Plexsim electric iron, which is made by Messrs. 
SIMPLEX CONDUITS, Lrp., of Garrison Lane, Birmingham, is 
about 5.5 lb. in weight, and is well finished in nickel plate all 
over, including the sole plate. Each iron is sent out complete 
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Fic. 5.—PLEXSIM ELECTRIC IRON. 


with three yards of flexible cord and а lampholder connector, 
and, as seen from fig. 5, is fitted with a firm and safe self- 
contained stand. The special points about the iron are that ita 
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point is always hot, and the handle, the ends of which are 
shrouded to prevent burning, is always cool. The heating 
element is designed with ample emissive surface, and the con- 
nector and round terminals are made to the dimensions recom- 
mended by the Engineering Standards Association. The 
double spring fixed to the connector 1s claimed not only to 
keep the flexible out of the way when the iron is in use, but 
also to prevent those sharp bends in it near the connector which 
are so frequently the cause of trouble. Further, the flexible 
curd itself is of special design; among the fine strands of 
copper wire which form the conductor are several stronger 
strands of hard spring steel wire. These strands reduce the 
flexibility but little, and add greatly to its durability. The 
guarantee attached to each iron reads as follows: If an 
element fails when in use on the voltage for which it is marked, 
the makers will supply and fit a new element free of cost at 
any time; there is no time limit. 


, 
———— ͤ ſ— — 


REVIEWS. 


By Н. W. PENDRY. 


The Baudót Printing Telegraph System. | 
i London : Sir Isaac 


Second edition, revised. 184 pages. 
Pitman & Sons, Ltd. Price 6s. net. 


The first edition of this book appeared in 1913. The British 
Post Office administration had at that time considerably 
extended its use of the Baudót system of machine telegraphy. 
From being employed solely on circuits to the Continent 1% 
had been adopted also for important inland telegraph channels 
and had proved itself of great utility in its new sphere o 
action. As a result of this extension, а knowledge of the 
Baudót system, till then more or less confined to officials 
in the cable room of the Central Telegraph Office, became 
essential to a much wider circle of telegraph men. It was 
to meet this demand that the first edition of Mr. Pendry's 
book was produced, and it certainly did so in & most satis- 
factory manner. Without going into advanced theoretical 
considerations, it gave a complete account of the whole system, 
including the then recent advance made by the British. Post 
Office of duplexing the Baudót, and nothing further was 
needed by a man in daily touch with the actual раш 
under working conditions for him to obtain a thoroughly good 
grasp of the whole system. | 

During the period which has elapsed since the appearance 
of the first edition the development of the Baudot system 
by the British Post Office has been continued, and in the 
second edition the earlier book has been brought up to date 
to include these recent, advances. | 

After a brief 


The book is divided into eleven chapters. 
introduction, in which the fundamental essentials of a multi- 
plex printing telegraph system are discussed, the various 
pieces of apparatus which comprise the Baudót system are 
described in detail. Chapter II deals with the distributor, 
Chapter III with the keyboard, Chapter IV with the re- 
ceiver, and Chapter V with the various relays used in the 
system. Then follows a chapter on the electrical connections, 
with a description of the method of synchronising the ap- 
paratus at the two communicating stations, and a discussion 
of the effect of the line capacity in retarding and distorting 
the signals. The following four chapters deal respectively 
with Bauddt double, quadruple, duplex Baudot, and 
Baudót repeaters, while in the final chapter is given an 
account of the faults most likely to occur, with their remedies, 
and of the manner in which tbe adjustments of the various 
parts of the apparatus should be made. 

The portions of the book which deal with essentially prac- 
tical details are excellent. Some of the theoretical points, 
however, are treated in a rather loose and illogical manner, 
and it would be a great improvement if in subsequent editions 
of the book, which will no doubt be required, these points 
could be revised. 

For instance, in the description of the theory of the action 
of the Baudót governor, the following sentences occur :— 

“Centrifugal force тау be defined as that force which 
tends to throw a mass off from a centre ”' (the fact that the 
mass is rotating is not mentioned), “апа the point from which 
the weight flies is known as the aris of rotation." 

„It should be remembered also that the tendency towards 
an increase in the speed of rotation of the weight is restrained 
bv the fact that the amount of centrifugal force required 
varies not in proportion to the increased speed, but to the 
square of that speed.” 

The writer then gives the formula = оса for the value 
of the centrifugal force, where * w” is defined as the mass 
or weight (1) of the rotating body, and“ s“ its speed! The 
correct formula, of course, is f= n. where m is the masa 
of tie body, and я the speed of its centre of gravity. The 
formula given in the book holds good if w is the mass (not 
the weight) of the body. and s its angular velocity. 


A little further on, in the same section of the book, the . 


writer savs :— 

In order that the distributor speed shall remain constant 
it is eon that the resistance shall uniformly balance the 
energy“! 


He also speaks of the energy of machinery " in a train 
of wheels! | 


In the diagram of the Gulstad relay (8g. 50) the actual 
receiving apparatus is not shown. It would be an improve- 
ment if this were inserted. 

The following portion of the . on the effect of 
the line conditions on the signals is susceptible of consider- 
able improvement :— 

The impulses may be considered as transmitted by undula- 
tions of electromagnetic waves. When passing through a 
non-inductive resistance, euch as that of an ordinary resist- 
ance box, the deteriorating influence experienced by an im- 
pulse is simply a falling away of its magnitude, or attenua- 
tion, due to the ohmic resistance“! The writer appears to 
be unaware that the attenuation along a pure resistance 15 
nil—there is no falling away at all of the magnitude of 
an impulse, but, on the contrary, the amplitude is the same 
throughout the whole length of the resistance. 

To continue the same paragraph :— 

‘But on all except very short lines the transmission waves 
suffer from the effects of capacity and inductance, the one 
producing a ‘lead’ and the other а ‘lag’ in the wave." The 
writer appears to have an extremely ha2y conception of the 
action of line capacity on a transmitted impulse. He is mixing 
up the effect of series capacity in an alternating current 
circuit with that of capacity between the two sides of the 
circuit, or, in the case of an ordinary telegraph circuit, 
between line and earth. 

We would strongly advise the writer to modify the points 
we have indicated above, which, as they stand, somewhat 
mar what is otherwise a most excellent book. 


The Manufacture of Chemicals by Electrolysis. By ARTHUR J. 
На, B.Sc., A.I.C. Pp. 89. London: Constable & Co., 
Ltd., 1919. Price 6s. net. 


This monograph forms a section of a treatise on electro- 
chemistry which is being issued by Messrs. Constable under 
the general editorship of Mr. Bertram Blount. The idea 
itself is an excellent one, but judging from the present 
instalment it does not appear that the editor has conceived 
very clearly the kind of reader he has in view. In our opinion, 
the treatise should be a really comprehensive one, written 
by and for the specialist, something in fact on the lines of 
the German monographs on electrochemistry—if less ponderoue 
— that used to be issued by Kapp of Halle. The present 
volume is much too general, and the. treatment toa '' skimpy ' 
(if we may be pardoned the use of this expressive term) to 
be of much use to the specialist, nor, we think, will it appeal 
very strongly to the general technical reader, except that it 
will reveal to him in a cumulative way the quite astonishing 
number of chemical products that either are or can be made 
by electrolysis. 

The author confines himself chiefly to electrolytic oxidation 
or reduction products, such ав per-salts, hydroxylamine, 
nitrates, and hydrosulphites, inetallic oxides (chiefly pig- 
ments), and organie compounds. А chapter is devoted 
to the production of hydrogen and oxygen, in Which, 
however, not much reference is made to the recent develop- 
ments, and there is a short chapter on electro-osmotic and 
electro-colloidal processes, in which a good deal of interesting 
matter might have been included. "There is no reference to 
the process for purifying clay that is now finding industrial 
application. The manufacture of alkalis is not dealt with; 
it will doubtless have a special volume devoted to it. 

The compilation is a very industrious one, and copious 
references are given, but a readable text-book cannot be 
written by merely stringing together short references, or by 
uncritical descriptions of patent specifieations. Nevertheless. 
the book will serve a useful purpose in indicating both to the 
manufacturing chemist and the engineer how very potent an 
agent electricity may be in fields not at present usually 
associated with the electrical method of applying energy. 


Storage Battery Practice. By RosERT Rankin, B.Sc., M. I. E. E. 
Pp. 169. London: Sir Isaac Pitman & Sons, Ltd., 1919. 
Price 7s. 6d. net. 


This very useful handbook is intended to guide the user 
of accumulators in their installation and operation. It there- 
fore fills an undoubted gap in our technical literature, for 
most existing books on storage batteries treat of their manu- 
facture and characteristics rather than of their erection and 
use, The engineer with batteries under his charge will find 
Chapters III, V, and VI, in particular, dealing with '' instala- 
tion and setting to work," the practical working of cells.“ 
and ‘overhauls and repairs," full of wise guidance and usc- 
ful information. The failures of accumulators to attain what 
is expected of them in capacity and life would almost dis- 
appear if the man-in-charge who is really responsible for 
the failures, erected and treated his cells in the manner 
prescribed Ьу the author. More emphasis should. however, 
have been laid on the necessity for perfect cleanliness—free- 
dom from dust and fumes of all kinds—in the battery room. 
Where accumulators are used in works, as apart from central 
stations, there 18 a real danger of their being allocated to a 
dark and dirty portion of the factory. The writer knows 
of more than one battery which has come to an untimely 
end through not being sufficiently protected from deleterious 
chemicals in the form of spray, dust, or fumes, Ammoniacal 
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fumes have been known to destroy & battery in an incredibly 
short time. 

A chapter that will be found of general interest to the 
electrical engineer is that on '' Uses of Stationary Batteries, ' 
where it is shown how useful & part the accumulator may 
play in the central station as а load equaliser. The various 
methods of control by means of boosters are described, and 
the examples given of the economies actually obtained on a 
fluctuating load by the installation of & battery and booster, 
indicate very forcibly the advantages of the system. We 
miss, however, a statement as to the relative capital cost 
involved. 


Mathematics for Engineers. Part II. By W. N. Rose, B.Sc. 
Pp. 419, figs. 142. London: Chapman & Hall. Price 
lis. Gd. net. 


This is the second volume of Mr. Rose's book on mathe- 
matics which is designed to embrace all the mathematical 
work needed by enyineers in their practice, and by students 
in all branches of engineering science." The first volume, 
which we reviewed in our issue of August 23rd, 1918, covered 
the preliminary mathematics leading up to the calculus, and 
the present volume, with the exception of two chapters, is 
devoted to the study of differential and integral calculus and 
its application to engineering theory and practice. 

There is no doubt that & treatise on the calculus froin the 
engineer's standpoint will be welcomed by all types of en- 
gineering students. Some of the recent books on practical 
mathematics have touched upon the subject in a practical 
manner, but there is still room for the more thorough treat- 
ment here given by Mr. Rose. It is in fact a standing 
reproach that our engineering mathematics have been left 
to the pure mathematician, who has only given an engineering 
bias to his professional mathematical gymnastics ір response 
to the insistent demand made by engineering students. 

The thoroughgoing treatment of engineering problems by 
means of the calculus has seldom been part of the training 
of the engineer—the mathematician has forged the tool, but 
its use has been restricted to probleins of academic rather 
than practical interest. It is therefore good to find а sound 
text-book of mathematics, written by an engineer for en- 
gineers, which, while avoiding the academic subtleties of the 
pure mathematical school, does not omit to emphasise the 
scientific basis upon which all sound mathematics is built. 
As the author puts it in his preface: ''Much thought has 
been given to the elimination of all rules and processes of 
academic interest only; but the fact of the importance and the 
necessity of logical reasoning has not been overlooked.” 

The notation and first principles of the differential calculus 
are very rightly introduced by using the ideas of velocity 
and acceleration already familiar to every engineering stu- 
dent; in fact we note with satisfaction that. the symbols dy 
and dr do not appear until many pages have been traversed 
in which ds, dt, and dv appear with marked frequency. 

Having broken the ice with commendable judgment in 
Chapter I, the author plunges into the theory of differentia- 
tion in Chapter II. Every rule is illustrated by а definite 
engineering problem—expansion of gases, temperature coefh- 
cients, deflection of beams, and inductance effects all being 
used to provide material for practical differentiation. Then, 
having developed the rules for the differentiation of algebraic, 
logarithmic, and trigonometrical functions, a chapter is de- 
voted to the solution of problems on maximum and minimum 
values, and the calculation of small corrections. 

The study of integration is commenced in Chapter V. The 
fact that it is of far more extensive application and more diffi- 
cult of comprehension has led the author to illustrate the 
fundamental principles of integration at considerable length. 
Graphical methods, and the interpretation of integrals by 
graphical constructions, are given a fair share of attention, 
but the conception of integration as an essentially algebraic 
process, often capable of graphical illustration, but in no wise 
dependent upon it, has been emphasised throughout the 
treatment. The Conradi integraph and the proof of Simpson’s 
rule are introduced in the first chapter of this section, and 
сегуе to give a flavour of practicality to the very earliest 
stages of the integral calculus. All the standard methods 
and artifices used in integration are amply illustrated, and 
a most useful list of integrals likely to be of service is in- 
cluded at the end of Chapter VI. 

The next 80 pages are devoted to the applications of 

integration to the determination of mean values, areas, 
volumes, centroids, and moments of inertia. No less than 
42 examples are fully worked out in the text, and over 80 
other problems are proposed for solution. Seeing that it is 
to such problems that the caleulus is most frequently applied 
Mr. Rose has done well to deal with it so thoroughly. and 
he has been equally happy in his choice of the worked out 
questions and those which he has left for the student to 
work out for himself. 
, At this point a short but useful chapter on polar co-ordinates 
Is inserted. Their emplovment in the finding of areas is 
described and illustrated by means of the Rousseau diagram 
for the determination of mean spherical candle powers, 
Fleming's method for finding R.M.S. values, and in the 
theory of the Amsler planimeter. 

The chapters on simple differential equations and applica- 
tions of the calculus conclude a treatment of the calculus 
Which is unique in its practical outlook and wealth of illuetra- 


tive examples. АП the types of differential equations with 
which the engineer has to do are fully explained and applied 
to problems in mechanics, electricity, and heat. А brief 
summary of the final chapter will serve to indicate both the 
thoroughness with which the author hae covered the ground 
and the practical nature of the problems tackled. In ther- 
modynamics—expressions for the work done during adiabatic 
and isothermal expansions, the entropy of water and steam, 
the efficiency of а Rankine cycle under varying conditions; 
in mechanics—examples relating to loaded beams, shearing 
stress in beams, the catenary, oscillating systems, stresses in 
thick cylinders, tension in belts, and centres of pressure; in 
applied electricity—problems on transients, and circuits with 
inductance and capacity. | 

The chapter on harmonic analysis deals in a simple and 
clear manner with Fourier’s theorem and its application to 
the resolution of periodic functions. 

To the engineer the final chapters on spherical trigonometry 
and mathematical probability will not make the same appeal 
as the earlier pages. The survevor will no doubt find in them 
much useful matter, but we doubt whether Mr. Rose has 
been altogether wise in burdening his book with these 30 
pages The examples have altogether too academic a setting, 
and we fear that even the exclusive events mentioned in 
Chapter XIII will fail to attract the man for whom the rest 
of the book is so obviously written. 

An excellent appendix of mathematical tables, including 
natural and logarithmic trigonometrical functions and tables 
of Napierian logarithms, completes a volume for which we have 
much of commendation and little of criticism—a text-book 
which will rank high among modern treatises on practical 
higher mathematics.—P.H.S.K. 
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NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) ; 


Пей expressly for this journal by Messrs. Serron-Jones, O'DziL AND 
TEPHENS, Chartered Patent Agents, 985, High Holborn, London, W.C. 1. 


19,808. “ Commutators.”’ 
ruary 14th, 1918.) 

19,809. “ Armatures." V. G. Apple. July 9th. (United States, February 
14th, 1918.) 

19,810. '' Moulds for plastic material." V. G. 
States, May 17th, 1918.) 

19,811. “ Conductor members for vibration-current controlling regulators.” 
V. G. Apple. July 9th. (United States, February láth, 1918.) 

19,812/3. '' Dynamo-clectric machines." V. G. Apple. July 9th. (United 
States, February 14th, 1918.) 

19,814. ** Armature cores for dynamo-cleetric machines." V. G. Apple. July 
9th. (United States, March 8th, 1918.) 

19.815. Dynamio-electric. machines." V. G. Apple. 
States, March 21st, 1918.) 


V. G. Apple. July 9th. (United States, Feb- 


Apple. July th. (United 


July 9th. — (United 


1018510 " Armatures." V. G. Apple. July Mh. (United States, April 27th, 
"uu “ Armatures," V, G. Apple. July 9th. (United. States, May 7th, 
19.818. *' Inductor elements for dynamo-electric machines." V. G. Apple. 
July 9th. (United States, May 20th, 1918.) 
1619) “ Armatures." V. G. Apple. July 9th. (United States, May 20th, 
19,420. “ Terminal-bending tool of armature conductors." V. G. Apple. 
July 9th. (United States, December 23rd, 1918.) 
19,821. '' Current-controlling devices." V. G. Apple. July 9th. (United 


States, January 17th, 1919.) 

19.822. Anmatures for dynamo-electric machines." V. G. Apple. July 9th. 
(United States, September 15th, 1919.) 

19,837. '' Switchgear for electric motors." P. S. Brook and J. A. Hirst. 
July 9th. 

19.842. Incandescent electric lamps," E. Y. Robinson. July 9th. 

19,844. Self induction coils, &c." Soc. Française Radio-Electrique. July 
9th. (France, May 20th, 1915.) 

19.845. Electro-maginetic wave receiving systems.” Soc. Francaise Radio- 
Electrique. July 9th. (France, July Ist, 1915.) 

19,849. “ Electric arc. lamps." Siemens-Schuckertwerke. July 9th. (Ger- 
many, April 5th, 1917.) 

19.850. Electrically-driven vehicles." British Thomson-Houston Co. July 
9th. (United States, June 9th, 1915.) 

19,851. '' Means for controlling electric currents, &e."" British Thomson- 
Houston Co. July 9th. (United States, February Sth, 1914.) 

19,852. Dynamo-clectric machines." British. Thomson-Houston Co. july 
9th. ('"Inited States, January 16th, 1917.) 

19.853. *' Electric motors." British 
(United States, February 14th, 1918.) 

19,855. “ Electric regulating systems.” British Thomson-Houston. Co. July 
9th. (United States, July 10th, 1918.) 

19,856. '' Wireless receiving systems.” British Thomson-Houston Co. July 
9th. (United States, June 15th, 1918.) 

19,857. '' Electric starting svstems for internal-combustion engines." British 
Thomson-Houston Co. July 9th. (United States, January 16th, 1917.) 

19,858. “ High-frequency alternators." British. Thomson-Houston Co. July 
th. (United States, September 23rd, 1916.) 

19,859. “ Means for transforming direct. current.“ British Thomson-Houston 
Co. July 9th. (United States. December 29th, 1913.) 

19.860. Enclosed electric are devices." British Thomson-Houston Co. 
July 9th. (United States, October 30th, 1915.) 

19,861. '' Wireless receiving systems.“ British Thomson-Houston Co. July 
9th. (United States, October llth, 1917.) 

19.882. Enclosed electric arc devices.” 
July 9th. (United States, October 30th, 3615.) 

19,863. '* Dvnamo-electric machines." British Thomson-Houston Co. July 
9th. (United States, October 13th, 1915.) 

19,864. “ Electron discharge devices." British Thomson-Houston Co. July 
9th. (United States, October 31st, 1917.) 

19,865. “ Electrically-driven vehicles," British Thomson-Houston Co. July 
9th. (United States, July 24th, 1914.) | 

19,866. '' Electric motors." British Thomson-Houston Co. July 9th. (United 
States, Fehruary 13th, 1918.) 


July 9th. * 


Thomson-Houston Co. 


British Thomson-Houston Co. 
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19.887. Electron discharge apparatus." British Thomson-Houston Со. 
July 9th. (United States, October 16th, 1913.) 

19,868. ‘* Wireless signalling systems.“ British Thomson-Houston Co. July 
9th. (United States, December 29th, 1913.) 

19.885. '' Wireless telephony systems," Soc. Française Radio Electrique. 
July 9th: (France, February 24th, 1917.) 

19,886. Multiplex telephony." Ges. für Drahtlose Telegraphie. July 9th. 
(Germany, December 14th, 1918.) . 

19.899. Apparatus for generating high-frequency currents for wireless tele- 
graphy, &c." Ges. für Drahtlose Telegraphie. July 9th. (Germany, Janu- 
ary 19th, 1915.) 

19.900. Arrangement [for operating direct-current. relays by electrical 
oscillations." Ges. für Drahtlose Telegraphie. July 9th. (Germany, Febru- 
ary 8th, 1916.) 

__ 19,901. '' Generation of electric oscillations.” Ges. für Drahtlose Tele- 
graphic. July 9th. (Germany, September 28th, 1917.) 


19,902. ** Wireless telegraph transmitters." Ges. für Drahtlose Telegraphie. 
July 9th. (Germany, December And, 1917.) Р 
19.903. * Cathode-ray tubes," Ges. für Drahtlose Telegraphie. July 9th. 


(Germany, January 9th, 1918.) 

19.904. Wireless telegraph receivers.” Ges. für Drahtlose Telegraphic. 
July 9th. (Germany, April 9th, 1914.) 

19.905. Cascade high-frequency amplifiers," Ges. 
graphie. July 9th. (Germany, July 25th, 1918.) 

19,908. Cathode-tube generators." Ges. fur Drahtlose Telegraphic. July 
9th. (Germany, October 25th, 1918.) 

19,907. '' Wireless telegraph receivers." Ges. für Drahtlose Telegraphie. 
July 9th. (Germany, September 10th, 1915.) 

19.908. Electric discharge tubes." W. Kassel. 
December 23rd, 1916.) 

19,931. © Electricity meters.“ 
many, March 15th, 1918.) 

19,934. '' Dynamo-clectric machines.“ 
(Germany, June loth, 1918.) 

19,936. Voltametric electricity meters.“ 
Oth. (Germany, March IIth, 1919.) 

19.937. Manufacture of stranded conductors for electrical machines.” 
Siemens-Schuckertwerke. July 9th. (Germany, December 29th, 1917.) 
1 “ Primary batteries." C. Fery. July 9th. (France, December Ist, 

4. 

19,989. '' Subaqueous .sound signals." Signal Ges. July 9th. (Germany, 
December l6th, 1914.) 

19.990. Subaqueous sound signals." Signal Ges. July 9th. (Germany, 
May 8th, 1915.) 

19,991. ** Submarine sound producing devices.“ 
(Germany, June 14th, 1915.) 

19.992. Sound producing or receiving devices.“ Signal Ges. July 9th. 
(Germany, February 29th, 1916.) 2 

19,993. '* Subaqueous sound producer or receiver." Signal Ges, July 9th. 
(Germany, November Ist, 1916.) 

19.994. Submarine sounding apparatus." Signal Ges. July 9th. (Ger- 
many, March 10th, 1917.) 
inm " Sound apparatus." Signal Ges. July 9th. (Germany, August 6th, 

7. 

19,996 '' Subaqueous sound producers, &c." Signal Ges. July 9th. (Ger- 
many, November 27th, 1917.) 

19.997. Subaqueous sound producers, &с.' 
many, February 25th, 1918.) 

19.998. Polarised electro-magnetic sound apparatus." Signal Ges. July 
9th. (Germany, May 4th, 1918.) 

19,999. *' Polarised (electro-magnetic sound apparatus.“ 
9th. (Germany, May 4th, 1918.) 

20.000. '' Sound-transmitting arrangement." 
many, August 12th, 1918.) 

20.001. *'' Submarine sound receivers.“ 
August 12th, 1918.) 


20.002. '' Submarine sound receivers.” Signal Ges. 
October 26th, 1914.) 


fur Drahtlose Tele- 


July 9th. (Germany, 


Sicmens-Schuckertwerke. July 9th. (Ger- 
Siemens-Schuckertwerke. July 9th, 


Siemens-Schuckertwerke. July 


Signal Ges. july 9th. 


Signal Ges. July 9th. (Ger- 


Signal Ges. july 
Signal (es. July 9th. (Ger- 


Signal Ges. July Mh. (Germany, 


July 9th. (Germany, 


20,003. “ Listening devices.“ Signal Ges. July 9th. (Germany, Murch 
20th, 1917.) 
20,004. '' Electric switching apparatus.” Auto-Combinator Soc. Anon. 


July 9th. (Germany, April And, 1919.) 
20,009. “ Signalling systems." British Thomson-Houston Co. July 9th. 
(U.S., October 14th, 1919.) 
20.030. '' Electron amplifiers." 
(U.S., January 3rd, 1919.) 
20,031. “ Means for obtaining unidirectional potential differences. or current 


of constant value." British Thomson-Houston Co. July 9th. (U.S., Decem- 
ber 22nd, 1915.) 


20,033. '' Generation of high frequency oscillations.” 
Houston Co. July 9th. (U.S., June 3rd, 1918.) 


20,034. '' Electron discharge apparatus.“ British Thomson-Houston Co. 
Julv 9th. (U.S., October 2Rth, 1915.) 


20,035. “ Electron discharge apparatus.“ 


British Thomson-Houston Co. July 9th. 


British Thomson- 


British Thomson-Houston Co. 


July th. (U.S., October 29th, 1913.) 

20,036. '' Electron discharge apparatus." — British Thomson-Houston Co. 
July 9th. (U.S., December 29th. 1913.) 
idm). “ Magneto casing." С. Rouguet. July 9th. (France, April 26th, 
T " Commutator box.” C. Rouguet. July 9th. (France, April 26th, 


20.048. '' Device for closing an electric circuit by magnetic induction.” 
W. Augereau. July 9th. (France, August Ist, 1916.) 
20.058. '' Electric. switches," Р. Aufranc. July 9th. 
1918.) 

20.0% . Transmitters of high frequency oscillations.” Ges. Für Drahtlose 
Telegraphie. July 9th. (Germany, November 6th, 1918.) 

20.091. 8 Multiple telephone wires," Ges. fur 
July th. (Germany, Мау 27th, 1919.) 

20.0%. Reception. of continuous electric oscillations," Ges. für Draht- 
lee Cdelegraphie. July th. (Germany, Ovtober 15th, 1915.) 

20,033, °° Electric current amplifiers," (ies. für 
July th. (Germany, November 160, 1915.) 
20.094. “ Electric discharge tubes.“ W. 
March Ist, 1917.) 

20. 116. Dinimo electric 
October 13th. 1917.) 

30,143. '' Choking coil." 
many, July l0th, 1914.) 
20.153. '' Driving system for alternating current meters." 
Elekcricitats-Ges, July 9th. (Germany, January 14th, 1919.) 
20,177. “© Starter for internal combustion engines.“ Soc. des Phares et 
Equipments Electriques. July 9th. (France, June 17th, 1919.) 

20,236. '" Telephony." Dr. E. F. Huth Ges. & S. Loewe. July 9th. 
(Germany, December 31st, 1915.) 
20.227. Telephony.” Dr. E. 
(Germany, November 28th, 1916.) 


(France, July 13th, 


Drahtlose Telegraphie. 


Drahtlose Telegraphie. 
Kossel. July 9th. (Germany, 
machines; W. Boin. July Maho (France, 


Allgemeine Elektricitats- G. July 9th. (Ger- 


Allgemeine 


F. Huth Ges. & S. Loewe. July 9th. 


20,228. '' Vacuum tubes." Dr. E. F. Huth Ges. 
March 30th, 1918.) 

20,229. ** Aerial conductors for wireless telegraphy.” 
Ges. July 9th. (Germany, July Ist. 1915.) 

20,230. “ Wireless messages." Dr. E. F. Huth Ges. 
many, October 2151, 1914.) : 

20, 231. Arrangement for carrying wireless stations.“ Dr. E. F. Huth 
Ges. July 9th. (Germany, October 30th, 1913.) 

20.232. Reels, &c., for winding and unwinding aerial conductors." Dr. 
E. F. Huth Ges. July 9th. (Germany, January 16th, 1918.) 

20,233. “ Reels, &c., for winding and unwinding aerial conductors." Dr. 
E. F. Huth Ges. July 9th. (Germany, May 6th, 1918.) 

20,234. '' Sources of electrical energy for use in aircraft." Dr. E. F. 
Huth Ges. Juiv 9th. (Germany, February Ist, 1916.) 

20.215. '' Wireless receiving apparatus." Dr. E. F. Huth Ges. & S. Loewe. 
July th. (Germany, December. 20th, 1915.) 

20.236. Method of tuning the sending connections for wireless tele- 
graphy.” Dr. E. Е. Huth' Ges. & S. Loewe. July 9th. (Germany, Septem- 
ber lsth, 1915.) 

30,237. “f Aircraft stations for wireless telegraphy." Dr. E. F. Huth Ges. 
July th. (Germany, December 4th, 1914.) 

20.238. “ Coils for high frequency purpose." Dr. E. F. Huth Ges. July 
9th. (Germany, November 2th, 1916.) 


July 9th. (Germany, 
Dr. E. F. Huth 


July 9th. (Ger- 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1916. 


3.543. Apparatus for recording and reproducing sounds and ela tric 
signals.” Е. Russell Clarke. March 9th, 1916. (Complete accepted February 
oth, 1920. Patent sealed February oth, 1920.) (145,505.) 


A918. _ 


21.22. Methods and apparatus for the detection and generation. of sound 
or like Waves. R. A. Fessenden. December Jl«t, 1917. (145,812.) 


1919. 

5.047. Electron discharge apparatus, and process of operating the same.“ 
Connecticut Telephone & Electric Co. March 23rd, 1918. (124,721.) 

7.715. Synchronous operation by electrical means of two or more mechan- 
isms.” A. Robinson & Co., J. F. Gill, and J. N. Chaviara. March 27th, 1919. 
(145,835.) 

7.722. Electric arc apparatus employed in the generation of oscillating 
currents." W. S. Entwistle. March 27th, 1919. (145.%37.) 

7.749. '' X-rav apparatus." British Thomson-Houston Co. (General Electric 
Co.) March 27th, 4919. (145, K).) 

8,163. '' Telephonic repeaters.” C. Robinson and R. M. Chamney. April 
Ist, 1919. (145, 809.) 

8.278. Dy namo-electric 
(145,879.) 

8,312. “ Systems of electric power transmission. British. Thomson-Huuston 
Co. (General Electric Co.). April 2nd, 1919. (145,881.) 

8.419. Machines for making bobbins for electric batteries." National 
Carbon Co. October Ist, 1917. (125,382.) 

8.795. Electric furnaces." R. Steiger. April Bth, 1918. (125,391.) 
9.745. Electric. fault-detecting devices.“ E. J. Simon. April 16th, 1919. 
(145, 907.) pe 

10,045. ''Commutators for dynamo-electric machines. H. Chitty. April 
2nd, 1919. (Patent of addition not granted.) (1. un.) | 

10,249. '' Miners’ electric jamps.” Haslam & Stretton, T. 
J. W. Jones. April 24th, 1919. (145,913.) 

11.921. Electro-magrnetie. controlling devices." Soc. Anon. des Etablisse- 
ments L. Blériot. August 28th, 1918. (131,875.) ‘ 

13.751. Electric radiators.” J. R. Quain. May Sth, 1919. (145,950.) 

15,301. “ Electric voltage regulator." British Thomson-Houston Co. (General 
Electric Co.). June 18th, 1919. (145,966.) 

15,748. Electric induction apparatus.“ British Thomson-Houston. Co. 
(General Electric Co.). June 23rd, 1919. (145,972.) 

16.248. Insulation of the leads passing through the case of electrical 
Measuring instruments, W. H. L. Мон and Nletropolitan- Vickers Electrical 
Co.). June 27th, 1919. (145,975.) 

16,256. *' Fault localisation. for underground electric. cables." C. W. Kay 
and Callender's Cable & Construction Co.). June 27th, 1919. (145,976.) 

18.004. Electric furnace." Е. Piquerez. September 2nd, 1918. (132,232) 

18,647. '' Electric plug couplings." А. Chalmers and W. F. Mitchell. July 
28th, 1919. (145,992.) 

18,879. '' Apparatus for testing of magnetos and sparking-plugs as used 
for the ignition of internal-combustion engines." J. M. Jumbelty. July Soth. 
1919. (145,990.) 

20. 137. Incandescent electric lighting apparatus.” C. 
September 13th, 1918. (132,501.) 

22.948, *''Current reversing devices for dvnamos turning in both directions.” 
F. Mauron. September 10th, 1918. (132,517.) 

93.193. ** Electric switches for signalling and like purposes." D. Desplats. 
September 20th, 1919. (146,013.) 

24,495. '' Protecting means. for ignition. coils used in connection with 
explosion motors," — Scintilla. October 19th, 1918. (134,201) 

25,7212. “ Electro- magnetic clutches.“ H. M. Beyer. March láth, 1919. 
(140,366.) 

27,941. *'' Electric regulators." A. E. White (U.S. Light & Heat. Corpora- 
tion). November llth, 1919. (146,033) 

28,100. “ Sparking plugs for internal-combustion engines.” J. Atkinson, 
S. G. Atkinson, W. Mkinson, and R. Atkinsou. November 12th, 1919. 
(146,034.) 

29.547. *' Electric 
(146.038.) 

30.495. '* Efectric motor controllers.” €. 
(146.041.) 

32,124. ‘Sparking plugs for internat combustion engines." M. 
February $th, 1919. (138,906. 


machines.“ R. W. Myers. April 2nd, 1919. 


Stretton, and 


von der Weid. 


condensers.” W. E. Barber. November 27th, 1919. 


R. Саг, December Sth, 1919. 


Evquem. 


1920. | 

1.500. Devices for preventing the accidental or unauthorised starting of 
electrically-ignited internal-combustion engines,.“ R. Bosch Agt.-Ges. March 
27th, 1916. (137,865.) 

3.940. Ignition magnetos for internal-combustion engines.“ Fabriques des 
Montres Zenith. June llth, 1919. (144,608.) | 

4,390. ''Sparking plugs.“ J. L. Platel. September 28th, 1919. (138.934.) 

6,318. ‘ Switchboard arrangements particularly for field telephone appara- 
tus." Siemens & Halske. Akt.-Ges. March 4th, 1916. (139,779.) f 

7.365. Safetv device for electric generators. Sicmens-Schuckertwerke. 
October 93rd, 1918. (140, 100.) 
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. THE INDUSTRIAL SITUATION. 


DuRING the past week or so, in accordance with annual 
custom, many industrial works in the United Kingdom have 
been closed for the holidays. | 
. While we were at war in Europe and the factories were 
places of ceaseless activity in the high-speed production of 
munitions, it was frequently pointed out that occasional 
periods of holiday and rest were essential, in order that the 
workers might be able to pursue their arduous task with 
fitness and with less industrial irritability and unrest. In 
more recent times the hours of labour have been shorter 
and the task less arduous, but the holiday is considered 
indispensable ; in some places it has been lengthened. A 
general holiday is not unacceptable to those responsible 
for the direction of industrial manufacturing works where 
the preesnre of orders has fallen off or where the ban. on 
overtime has ‘made overhauling and repair operations 
impracticable without a complete shut-down for carrying 
out such work in day-time, though in some cases even 
repair work during the holidays has been prohibited. A 
period of reflection is also beneficial to all ranks for the 
purposes of mental overhaul. 

In many works the holiday period is now ended or 
ending, and there will be a resumption of productive 
activity; but, unfortunately, there is coming in from 
various industrial centres a good deal of disquieting 
evidence showing that unrest is far too general, while there 
is also much discussion concerning slackening trade and the 
outlook for the coming winter. We are, further, faced with 
Lord Haig’s righteous demand on behalf of nearly two 
hundred thousand men from the Forces who have no 
work to do to-day and no prospect of any to-morrow. 

On the part of the employing interests there has lately 
been a marked weariness with the continuous uncertainty 
of everything. It hangs over all business, restricts enter- - 
prise, limits confidence—that important factor which has 
always made for prosperity, just as the lack of it has generally 
preceded the slackening of trade—and forms a gnawing 
anxiety. Government taxation and lack of financial assist- 
ance from the banks contribute to the depression occasioned 
by the uncertainty. 

On the part of the employed there is with us in a 
somewhat menacing shape a widespread wage-increase 
demand, while, on the other hand, a growing army of 
unemployed clamours for the opportunity to work. The 
relative wages of skilled and unskilled are still a source of 
grievance and discontent, 

It is stated that the inability of engineering and йе 
employers to give firm quotations, due to the foregoing 
wage uncertainty, has caused many contracta to be placed 
with American and other foreign competitors. The Sheffield 
Chamber of Commerce has issued à memorandum warning 
of the grave injury caused to British trade, and especially 
to our export trade, by manufacturers finding it necessary 
to stipulate for prices ruling at the date of delivery. It 
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is unreasonable to expect foreign buyers abroad to give carte 
blanche to their suppliers in this country to ship goods at 
unknown prices." The root of the trouble, says the 
Sheffield memorandum, is the constant demands, without 
proper notice, for wage increases. It seems that the 
practice has become general of demanding immediate 
advances, and, in some cases, making them retrospective. 

In some trades manufacturers have had to notify con- 
siderable advances in cost, owing to wage increases, after 
contracts have been accepted, and cancellation of orders has 


followed. 

The engineering, foundry and shipbuilding trades have 
their own particular problem awaiting solution, and con- 
ferences have been held. Impatience with the decisions of 
the Industrial Court occasions the desire for the termination 
of this tribunal for settling wages. In the ordinary course, 
the agreement relating to it ends when the Wages 
(Temporary Regulation) Act expires on September 30th. 
The prevailing disposition is to have done with the four- 
monthly hearing agreement made in 1917, and to resume 
direct negotiations between the employers and the employed. 
Time will prove whether the permanent interesta of industry 
will be adversely affected by such a resumption. Probably 
they will not, but we are not inclined to assume the cloak of 
prophecy. 

While we see no useful purpose in magnifying the diffi- 
culties of the present situation, it would be folly to fail to 
take due note of the facta. They are sufficiently disquieting, 
and it were unwise to encourage a spirit of apprehension 
which can only add to the want of confidence and precipitate 
economic disaster. 

In our opinion we are suffering directly from the unsettle- 
ment of affairs in Europe. This has upset all calculations 
of propheta of the year before last, and early last year, who 
told us how many years of industrial prosperity we might 
expect to enjoy before the inevitable period of inactivity and 
distress arrived. We have done with prophets in these 
days, whether politicians or economists—temporarily we 
have little use for them, for there have been so many 
unknown factors cutting across their forecasts that it were 
perhaps better if we had never listened to them. We are 
afraid that they too readily assumed a world at rest from 
strife—a millennium. 

The facts of the situation—not the hopes and promises of 
prominent orators—are what we have to deal with to-day. 
The cost of living shows no inclination to fall—indeed it 
seems bound to go the other way for some months to come, 
in consequence of the Government efforts to straighten out 
railway finances, withdraw subsidies, and put house rents on 
an economic basis. Wage questions are restricting business 
in trades which normally should have had a long period of 
prosperous activity ; the improved wages and conditions are 
enjoyed by some with the immediate consequence that 
expenditure on new work at home is rendered prohibitive, 
and thousands of would-be workers are out of employment 
and earn no wages at all; foreign producing countries are 
getting into their stride, and imports are coming to these 
shores and to other parts of the Empire and to foreign 
markets, at an increasing rate; there is reported to be 


almost everywhere throughout the world a deplorable and 


demoralising disinclination to work. 

One must not be blamed for wondering whither we are 
tending. We are floundering in the refuse that the war has 
left behind it, pre-occupied with the muck-rake, turning 
over rivalries and self-interests, so that we lose sight of the 
golden crown. Instead of sinking our differences and 
joining all our forces together in industrial partnership 
to pull things round, we are chaotically pursuing our own 
selfish ends, and the new world that a Premier promised, 
at a date which he subsequently said he had left open, has 
not yet been born. Possibly all the disquieting movements 
of the moment are but the pains of labour preceding the 
delivery of the mouse of the mountain. We shall bring in 
no new world either by hope or by prophecy. It can only 
come from within the individual heart and from the united 
practical effort of all in the nation acting under the 
inspiration of a lofty vision, 


FACTORS AND STATION 
EFFICIENCY. 


LOAD 


THE importance of а good losd factor in reducing the cost 
at which electricity can be produced is so well known that 
there appears to be а considerable risk of the actual effect 
of this factor being misunderstood. It is very evident that 
the higher the load factor for a given output, the less will 
be ше cost of capital and of labour per unit generated, and 
it is often assumed, in a vague sort of way, that the fuel 
consumption per unit will also be reduced. This belief 
appears to be quite unjustified. Of course, if in a given 
plant the load factor is improved by filling up the hollows 
of the load curve, the operating efficiency will be increased, 
but this increase is only due to the extra load, and not to 
the improvement of the load factor. It would, in fact, 
have just the same beneficial effect, во far as the coal bill is 


concerned, if the extra load came right on the top of the 


existing peak, as if it came during a time of less activity. 
The load factor, per se, has no influence whatever upon the 
coal consumption of the plant per kilowatt-hour. 

We should not have thought it worth while to point this 
out were it not for the fact that misunderstanding is 
prevalent on the subject. Іа his recent paper on Power 
Station Design in Relation to Thermal Efficiency,” read before 
the Incorporated Municipal Electrical Association at the 
Bradford Convention, Mr. I. V. Robinson fell into the error 
to which we havereferred, and as his remarks in thisconnection 
passed unnoticed in the discussion, it seems advisable to draw 
attention to the fallacy. He accepts the fact, demonstrated by 
Mr. R. H. Parsons in these columns, that for all steam 
power stations it is possible to establish а straight line law 
connecting the fuel consumption with the total daily output 
of the plant, and claims that such a relationship “ allows 
the fuel or heat consumption to be calculated for all daily 
load factors." As matter of fact, it does nothing of the 
kind. What it does do is to enable the fuel or heat con- 
sumption to be calculated for all daily outputs, which is a 
very different thing. If the straight line law is accepted as 
correlating total output and total fuel consumption over a 
shift, a day, or for any other period, the load factor during 
the period in question can have no influence on the efficiency 
one way or the other. It follows from the very nature of 
the straight line law that if a station with an output of, say, 
100,000 Kw.-hours per day, uses a certain amount of coal 
per Kw.-hour, the coal consumption will not be altered, 
whether the load factor be 1 per cent. or 100 per cent. 1% 
is very clear that Mr. Robinson did not realise this fact, for 
he expresses it as his opinion that a modern power station 
* with a daily load factor of 40 per cent. to 50 per cent.” 
should aim at a heat consumption not exceeding 20,000 
B. TH. U. per KW.-hour. If such a figure can be reached in 
any station, it will be found that it is dependent upon the 
total daily output only, and that with a given output it can 


be repeated, whatever the load factor may be. 


We notice a similar misapprehension concerning the effect 
of load-factor upon thermodynamic efficiency running 
through an article by Mr. E. R. Briggs, which appears in 
the current number of the English Electric Journal. In 
this article Mr. Briggs starts from what he terms the 
* Parsons law," and proceeds to develop curves purporting 
to show the performance of power stations at various load- 
factors. But as all these load-factors relate to conditions 
in which the maximum load is the same, any change in 
load-factor really connotes a change in total output. What 
the curves really show, therefore, is how the efficiencies of 
stations vary with varying output, and the fact that, under 
the assumed conditions, the load-factors vary at the same 
time is quite immaterial. 

To prove that, if the Parsons law is true, the coal con- 
sumption of a station is unaffected by the load-factor, we 
will consider the case of the Canadian station to which 
Mr. Briggs refers. The law for this station, at the time 
the conditions were investigated, was as follows :— 


с = 20,000 + 2:917 к, 
where c is the total coal burnt per eight-hour shift, expressed 
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in pounds, and k is the total units generated during the 
вате period. | 

We will assume that on any particular shift the output 
ів 16,000 Kw.-hour, and that the load-factor is 50 per cent. 
Such a load-factor might be obteined by а load of 
4,000 кї. for four hours, and a zero load for the remainder 
of the shift. We see from the formula above that the total 
coal consumption for the first half of the shift would be 
10,000 + 16,000 x 2:917 = 50,672 lb., while for the 
latter half it would be 10,000 lb. Hence, for the whole 
shift, 66,672 lb. of coal would be burnt, or 4:167 lb. per 
KW.-hour. 

Now let us assume that the load factor is 100 per cent., 
which is equivalent to a steady load of 2,000 kw. throughout 
the shift. The coal consumption will now be 10,000 + 
8,000 x 2:917 = 83,386 lb. for either half of the shift, 
or а total of 66,672 lb. for the whole shift, which is the 
same as before. Thus, for equal total output, we find that 
the coal consumption remains the same, whether the output 
is obtained on a load factor of 50 per cent., or on one of 
100 per cent. Precisely the same reasoning will hold good, 
if the yearly load factor, rather than the load factor per 
shift, is considered. Hence, one is justified in the con- 
clusion that, so far ав coal consumption alone is concerned, 
any extra load is just as useful on the top of the peak 
demand, aa it is during the hours when the station is running 
light. Whether it is equally welcome, is, of course, quite 
another matter. 

We have dealt with the question of the effect of load factor 
upon efficiency at some length, because we wished to correct 
а false impression which seemed to be gaining ground. The 
straight line, or “ Parsons” law appears to be of such 
general application and, as shown in the little book on 
* Coal Consumption of Power Plants,” published by this 
office, so many really useful deductions regarding power 
plant operation can be drawn from it, that we should regret 
to see it discredited by unwarranted inferences. 


Tue phrase extra-high-tension ів 
proie frequently used as а convenient means of 
Transmission, discriminating between ordinary high 
voltages and the much higher pressures 
used for bulk transmission of electrical energy, but the 
term has also been used extensively for all pressures 
exceeding 3,000 volts, which is distinctly a low pressure as 
judged by modern practice in the transmission of electrical 
energy. Already pressures of 100,000 volts, and distances 
of transmission of 100 to 200 miles, are almost common- 
place, and we are badly in need of an expressive phrase to 
describe such installations. Duplicated superlatives are not 
satisfactory—as witness the Best, Best- Best, and Best-Best- 
Best of the iron trade—but we may very reasonably adopt 
the term extra-long-distance transmission" to cover the 
transmission of electrical energy over distances exceeding 
200 miles, such transmission being an achievement made 
possible, under the conditions for which it is likely to be 
required, by the so-called quarter-wave and half-wave 
systems described elsewhere in this issue. 

These systems employ transmission lines, the charac- 
teristics of which are such that the time taken for an eles- 
trical impulse to flow from one end of the line to the other 
is one-quarter of the periodic time of the current in the 
quarter-wave system, and one-half of the periodic time in 
the half-wave system. The velocity of electricity—so high 
that the time of propagation may be neglected in all ordinary 
transmission and distribution problems—here plays a part of 
primary importance. Another startling fact is that the 
quarter-wave line is in resonance on light load. It will, 
indeed, be strange if resonance—hitherto regarded as the 
particular bêle noire of the transmission engineer—should 
prove to be the means of extending 10-fold the economic 
radius. of transmission of electrical energy. 

Only the basic principles of quarter-wave and half-wave 
transmission lines are as yet understood, and there are many 
difficulties to be overcome before these systems can be 
utilised in practice. At least for the quatter-wave system 
a suitable. alternator must be designed for constant-current 


variable-voltage operation, and the inherent magnitude and 
risks of the whole scheme will demand no small amount of 
courage on the part of the pioneer. On the other hand, 
these difficulties and risks are no greater than those whioh 
have already been encountered and overcome in electrical 
transmission practice, and, whatever may be the practical 
future of the quarter-wave system, the remarkable properties 
of the latter cannot fail to interest every electrical engineer. 


WE do not know that the general public 
UR takes much interest in the proceedings of 
5 the Imperial Press Conference, which 


opened in Canada last week. To news- 


paper men, however, and to all who are consistently zealous 


for securing the one-ness of the British Empire, they make 
a direct and imperative appeal. Naturally, when Pressmen 
from all parts of the Empire meet together, they confer upon 
many matters of purely mutual or domestic concern, but 
the Press exists to perform a great public function, how- 
ever much it may, under individuals, have fallen into line 
with the commercialism of the age, and, therefore, the 
proceedings, in the main, have a world-wide influence. 
Penny postage, in years gone by, was hailed as а boon, and 
its pioneers were public benefactors to whom monuments were 
erected. To-day we double the rate and pay homage 
to those who discover this and other misgnided ways for 
helpıng us to bear our national financial burdens. Dreams 
of a universal penny-postege have now gone for a generation, 
and it remains to be seen whether the increased cost will 
lessen correspondence between ourselves and our kith and 
kin beyond the seas. If it does во, the moderate financial 
advantage will have been gained at a substantial cost, for, 
in our opinion, oft expressed here, few things are of greater 
importance in connection with the maintenance of the unity 
of the Empire and the utilisation for the good of all of the 
vast resources thereof, than the greatest possible freedom in 
communication. At the present time, there is an astounding 
want of frequency and regularity of mails between the 
Mother Country and certain distant parts of the Empire. 
The Imperial Press Conference at the Canadian meeting 
has again expressed ite views regarding the urgency of ithe 
need for providing improved facilities for the telegraphic 
transmission of news within the Empire, the institution of 
cheaper cable rates, the fullest reasonable utilisation 
wireless telegraph and telephone facilities now, 
and their extended ове as they develop. The sub- 
marine cable companies are laying new cables and 
adopting other improvements, but the newspaper men are 
во impressed with the need for r accommodation and 
cheaper rates that one of their chief spokesmen (Mr. Robert 
Donald) advocated а competing cable service between 
Great Britain and the Fer East. We are afraid that 
in these days suggestions for a universal cable rate for the 
British possessions of a penny a word are not worth serious 
attention ; there was a feeling among some delegates that 
a resolution asking merely for a speedy and better cable 
service was more likely to be listened to. The policy urged 
upon the Conference was to aim high, and everybody who 
takes the long view will agree that our ambition must be 
the provision of electrical means of communication on the 
amplest scale and at the lowest possible cost to all parts of 
the Empire, for that is one of the great essentials for the 
maintenance of the well-being of the British race and for 
the development and utilisation of the vast resources which 
lie awaiting enterprise and effort. In the course of the 
discussion the ridiculous use of the existing cables for 
Government messages was blamed as being responsible for 
some of the congestion on the lines and the delays to which 
other messages are subjected. Sir Roderick Jones says that 
the Government use of the cables is as bad now as during 
the war, and we believe that he is in a position to know. 
The urgency of Government messages was understood while 


war conditions prevailed, but even then they were, we 


believe, needlessly detailed ; officials seated in places of 
government authority should be made to understand that 
to-day there are other claims quite as imperative as theirs, 


and thoughtless or wanton use of telegraphic facilities 


should not be permitted. 
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D.C. COMMUTATORS: CLAMPING, TURNING AND RE-TURNING. 


By A LONDON FOREMAN. 


Foreword.—With a multitude of products, either mechanical 
or electrieal, it is a case of “different firms, different 
methods," in respect of the manner in which commutators 
of generators and motors are produced. 

The writer, a machine-shop foreman, has no hesitation 
in asserting that there are firms whose mechanical accessories 
of electrical machines are produced by electricians, and with 
distinct disadvantage. Other concerns there are, which place 
the production of such mechanical accessories under the 
care of mechanics—not electricians. The latter provision, 
all who understand will agree to freely, for with all due 
respect to the electrician, it by no means follows, because 
he is such, that he is a mechanic. 

For instance, the writer was engaged some few years since 
as mechanical foreman to a large concern manufacturing 
D.C. motors for electric passenger lifts. An electrical foreman 
was head of the department, while the writer was second. 
The concern had been building generators and motors for 
many years, but -how on earth they were able to compete 
in the open market is a mystery yet. It was this way :— 
A man built a commutator (how it was built will be told 
shortly), and as turning a commutator for its sleeve and 
ring was assumed to be such a particular piece of work, and 
exclusive to anybody but an electrical man, he was 
allowed to take his built-up and clamped commutator to 
the. turnery; . where, with a considerable amount of 
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preparation and not a little ** show,” he turned the recesses 
in the copper for the sleeve and the ring respectively, but 
took about as much time to do one, as should have been 
sufficient for about five. There was no complaint from 
the heads; all was accepted as “ necessary and proper." 
But was it? The copper was turned at a speed of 40 ft. per 
minute, while 240 эшүү have been much nearer the proper 
d, and besides & regular turner would have beaten the 
electrician's time to a frazzle, as will be readily understood. 
It is, therefore, advised that the section that deals with 
the copper and the mica should build the commutator and 
clamp it, and that the turning for sleeve and ring should 
be done by the regular turner. If а dozen, or а score, or 
fifty, or а hundred, can be built, and clamped, and sent to 
be turned in batches, all the better, for in such a case, 
the machine-shop boss is well able to keep a set of men on 
the work of commutator turning, and the men, and the 
boys, too, will easily become proficient at the work, and 
turn them out inexpensively and well. 
Though it is true that in connection with the turning of 
a commutator, both separately and when attached to its 
armature, there are certain simple rules (as regards 
cleanliness, &c.), which do not obtain in respect of the 
regalar work of a turnery, all is extremely simple and the 
rules easily grasped and fully learned. 
Commuíator Design and Clamping Rings.—The design 
and construction of the clamping accessories, which are 
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intended to closely constrain the number of copper and mica 
sections which compose a commutator into a reasonably hard 
and endurable mass, has a considerable influence on the 
endurance, the general behaviour and cost for repairs of 
guch 5 à g s 
roperly clam or turning the tapered keeps, an 
efficiently constrained by its sleeve and ring, will, other 
things being equal,last much longer, behave better under 
operation, and will cost much less for upkeep and repairs 
than one which has been unwisely designed, wrongly, 
clamped, and has its sleeve and ring so disposed (as 
some are) that their construction absolutely prevents the 
constraining of the copper sections, and defeats the purpose 
for which the tapered form at the ends of the copper sections 
of the commutator have been designed. 

There is nothing at all new in the statement that 
the primary object of a commutator clamping set is to 
secure a combination of alternate copper and mica strips, 
disposed ring-wise hard and tight into a circle. It is of 
interest, however, to observe how far the common methods 
are successful. 

How often does one see (vide Text Book) when readers 
are being told how to design and construct commutators, 
“The (ring of) sections are gripped end-wise between two 


rings, having projections of equal form of the reverse of the 


recesses turned in the sections. When these rings are 
pulled together tightly, the projections of 
the rings entering the recesses previously 
turned in the ring of copper sections, 
constrain these sections into a 

and endurable mass.”’ 

2. | Тыв instruction, which does not 
presume that the commutator sections 
have been previously squeezed up tightly, 
is responsible for the hundreds of slack 
commutators there are, and one might 
as well expect a boiler to be tight without 
“ plating " as a commutator to be tight 
Don roc, Without previously being pressed into а 
i hard mass ere the end recesses are bored 
to receive the sleeve and the ring. 

Were it that the only task of the 
recesses in the sections and the projec- 
tion on sleeve and ring respectively, was 
to hold the sections axially, the angles at 
which the recesses should be bored and 
the projections turned would matter 
but little. But even with the most perfectly-pressed 
commutator it has been found necessary to provide means 
whereby the sections may be further constrained and 
assisted towards a continued hardness after the machine to 
which the commutator is attached has been put into 
regular service, and it is noticeable that leading makers, 
in company with a well-known Silvertown company of the 
writers acquaintance, provide for this need of. continued 
hardness, with such excellent results that commutators во 
provided run for years without being touched. 

А commutator is either а good one ога bed one; if 
a good one it will give по more trouble than а fast 
pulley, and certainly less than a loose ” pulley. If it is a 
bad one, loosely built and inefficiently constrained, there is 
no remedy but scrapping and rebuilding it, and time and 
cost and unending trouble will be saved by so doing. 

Approved Design of Commutator and Means of Con- 
struction.— Attached are sketches of the writer’s design of a 
D.C. commutator and means of primary construction of the 
copper sections. 

Conjointly with the necessary qualities of hardness and 
durability, economy of copper must be strictly observed. In 
this direction there must be sufficient material (and only: 
sufficient for constructing strength) at its inner diameter, 
and a sufficiency of material at its outer diameter to allow 
for the commutator to be turned up several times ere it is 
necessary to renew it. How much is left for this latter 
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purpose is decided by the maker of the machine ; if wise, 
e will provide а liberal amount. 

In the design, while economy is observed in respect o 
the inner diameter, а liberal amount: has been allowed 5 
re- turning. 

In the order of Nos. 1. 2, 3, and 4 are given the com- 
mutator (with its sleeve and ring), the edge of the clamping 
shoe, a plan of the shoe, and the method of constricting the 
copper sections A into a hard mass, by means of the 14 in. 
and 4- in. mild steel ring, and the 14 cast-iron interlocked 
shoes, and the 14 1-in. diameter Whit. set screws. 

When assembling for constriction the shoes are insulated 
from the copper sections, so that insuletion of the sections 
may be tested, while the commutator is in the lathe, for 
the purpose of having the V grooves bored for. the sleeve 
and ring. 

This is a necessary provision, for it is quite easy for the 
copper to-“ span " the mica в and cause “ shorts " while 
the V grooves are being bo 

After nipping up the sections by means of the ring C, and 
the shoes B, and the 14 l-in. diameter Whit. screws as 
tightly as it is reasonably possible to do with hand and 
spanner, the commutator and clamping gear complete, is 
baked їп а vacuum. The coefficient of the copper being 
greater than that of the steel clamping ring, the copper 
expands more than the ring. It cannot expand to a larger 
diameter, so it is compelled to do so centripetally, and is 


hardened. The 14 screws, which were heretofore as tight 


as possible, can now be pulled up about another half-a- 
turn. The commutator is now ready for the grooves to 
be turned in, and the formed mica rings, which have 
been provided for insulating the copper sections from the 
sleeve and the ring respectively, are used as gauges to bore 
the grooves to. 

The grooves being bored, the turner's work is done, and 
the commutator is sent to the electrical section to be tested 
for “ shorts, and to be attached to its sleeve and ring. 

Being pulled up tightly by means of the provisions made 
in the particular design of sleeve and ring, the sleeve is 
fitted on to the armature shaft, and the electrical work of 
connecting the commutator lugs to the armature is com- 
pleted, the whole is sent again to the turnery, for the com- 
mutator to receive its first turning. 

Turning the Commutator—This is brought to the 
turnery, all complete with the spider, the core, and the 
armature winding. In some shops it comes with as much 
pomp and ceremony as a corpse is taken to its burial, with 
all and sundry looking on. In other concerns, a a thousand 
kilowatt armature weighing over five tons—one, two, and 
sometimes three in а day—come along, are popped in 
the lathe, and the “coms” are turned as a part of a 
day's work. 

There are, however, simple rules to be oliserved, and they 
are imperative, too, as before stated. 

Absolute cleanliness and. immunity from the usual 
products of a machine shop, восі» as iron turnings or 
borings, is by no means one of the least observable rules. 
So the armature is tightly bound with clean hemp sacking, 
and carried in a clean wood cradle, the weight resting on a 
solid part of the armature, such as the end-plates or the 
binding-bands. 

It is lifted into the lathe with an expanded rope sling, and 
is raised to the exact height of the lathe centres by a 
screw connection between the crane-hook and the sling that 
carries the load. 

The shaft now loaded in centres, the truth of the 
journals is tested with a dial indicator, and if found to be 
“dead true to a turn," and the winding protected from 
copper turnings and dust, the turning of the “com” is 
proceeded with, with a sharp-pointed no-rake tool at. a 
rotating speed of about 300 ft. per minute. Two or tires 
cuts are taken at about 120 ft., and then the “сот” is 
buffed with glasscloth attached to a wood sector, cut with 
a radius corresponding to that of the commutator. This 
operation being completed, the armature is sent to the 
testing-house and run for trial. 

After this primary trial it comes to the latag again— 
the com is tightened up and turned again. A further 
test is taken. It comes usually to the lathe a third time, 
and the final turning is done, and an extra finish put on 


with the buffing arrangement. There is, as in many other- 
tasks, nothing in it—when you know how ; but unless it 
is done on the lines advocated udis Rood, sound, 
enduring commutator cannot result. 


HINTS ABOUT HOUSE BELLS. 


By '* VOLTMAN." 


Ir is not so much a matter for surprise that the average 
suburban house bell goes wrong now and again, as 
that it works at all! "There are those who put up bells 
and circuits who would seem to have a profound con- 
tempt for Ohm's law or any other electrical laws what- 
ever. PRI 

Of the many experiences of the cheap and nasty“ 
bell installation, the writer has had one which was un- 
canny, in that the front door bell would, on occasion, 
ring vigorously at dead of night or early morning. No 
human hand had pressed the button, and the only way 
to stop that bell ringing was to get out of bed and dis- 
connect a battery wire. Investigation showed that the 
two wires from the push, just where they entered the 
zinc tube, had worn through the insulation, and there 
was а touch and go” short-circuit on to the zinc 
tube, and a little vibration from the street, was enough 
to close the circuit. Judicious application of a few 
turns of insulating tape to the wires cured the nuisance. 
This bell, like some others the writer knows of, had 
contacts of some metal a very long way removed from 
the orthodox platinum. They developed sufficient re- 
sistance every few weeks to stop the current from the 
feeble pair of dry cells put in. The only thing to do 
was to regularly give the contacts a clean up with the 
point of а pen-knife blade. 

Another suburban house bell had a good store of resi- 
dual magnetism, and its armature regularly ''struck 
work till a piece of gummed paper was put оп to 
keep it off the magnet ends. Bad connections and loose 
terminals are ordinary defecis on bells, and it will 
usually be found that the connection between the two 
magnet bobbins is simply twisted. А touch of solder 
to the joint will make it more reliable. 

Many bells are of poor quality, but the average dry 
cell is often worse. The writer revived a couple of 
** dead "' and useless cells, and they worked for two more 
years by simply breaking the pitch sealing.at the top 
and pouring in a few teaspoonfuls of common salt solu- 
tion. This soaked in, and greatly reduced the internal 
resistance of the cells. Quite recently another pair of 
dry cells gave out and failed to produce a tremor at the 
bell, but the simple expedient of applying Ohm's law, 
and connecting the two cells in parallel instead of .series 


€t 


has brought the bell to life, and it rings even better than 


ever. Incidentally, the cost of a pair of new шие 
was saved at the same time. 

Another tip which is worth knowing is that lien a 
pocket-lamp battery is no longer able to energise the 
lamp, it usually has a lot of life left, and will ring a 
set of house bells vigorously for weeks. Even when it 
fails to perform this duty, it is not necessarily down 
and out—one or two out of three cells will often be 
found to be quite lively, if separated from the ©“ Oud" i 
which has developed a high internal resistance. 
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Training of Ex-Service Men.— The Зале building 
Sedgwick St. Mill in Preston, is being transformed into a training 
centre for ex-service men under the Ministry of Labour. Here 
ex-soldiers will be taught furniture making, electrical engineering, 
joinery. armature winding, «о. The centre will accommodate 200 
men, who will be. able to get their meals in the canteens on the 
premises. 
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THE ELECTRICAL INDUSTRY OF NORWAY. 


THERE has been prepared by the Commercial Secretary to 
Н.М. Legation at Christiana (Mr. C. L. Paus) а report 
on the commerce and industry of Norway down to the 
end of the year 1919. It has been published by Н.М. 
Stationery. Office (Cmd. 839. 1s. net). 

Norwegian prosperity was, as everybody knows, 
greatly enhanced during the war, and the industries 
of the country have undergone important development. 
The story is told at length in nearly 130 pages, including 
tabular appendices giving lists of works carried out 
between 1914 and 1919, and those in progress at De- 
cember lst, 1919. 

The natural resources of the country are described, its 
legislation is summarised, labour conditions are re- 
viewed, social questions, including cost of living and 
social legislation, are discussed, transport facilities are 
detailed, and a considerable section is devoted to in- 
dustry and trade. 

No doubt шапу of our readers will desire to study 
the complete document, but for the benefit of others 
we may refer to two sections which should interest elec- 
trical men. 


Mr. Paus, in the section dealing with 

electrical machinery and fittings says :— 
' It is estimated that prior to the war 75 
per cent. of the Norwegian trade in elec- 
trical material was in German hands. Ex- 
ports from the United Kingdom were small, practically only 
one firm of British manufacturers trading in this market. The 
articles in which they dealt consisted of generators, trans- 
formers, and switchgear, principally large machines specially 
designed to meet Norwegian requirements. The reason why 
other British manufacturers did not compete is stated to be 
that the standard British designs of all kinds of small material 
do not comply with Norwegian regulations. 

The total Norwegian trade in electrical material before 
the war is estimated by an expert to have ainounted to ap- 
proximately 60 million kroner, of which Germany held 
45 million, England 2 million, Sweden 4 million, Switzerland 
4 million, and Norway 5 million. 

" During the war the Germans succeeded in maintaining 
their pre-war standard of trade until about the summer ог 
1916, after which time it fell off considerably, particularly as 
regards heavy machinery. They were, however, unable to 
make delivery of cable atter early in 1915. 

A considerable change in the situation took place from 
1916 onwards, and it is estimuted that the average annual 


value of the trade in electrical material during the years 1916- 
1919 inclusive has been as follows :— 


Electrical 
Machinery 
and Fittings. 


Norway 25 million kroner. 
Sweden 15 million kroner. 
Switzerland 2 million kroner. 
England 4 million kroner. 
Germany 10 million kroner. 
America 14 million kroner. 


It will be observed that a very much larger proportion of 
the trade has fullen to Norway, and that America has ap- 
peared in the tield as a new competitor. All classes of materials 
have been delivered from the latter country, while Norwegian 
production consists mainly of the smaller classes of apparatus. 
Germany continued to hold the leading position in the lamp 
market, although some shipments of lamps were received from 
Holland. 

'" Deliveries from the United Kingdom were hampered by 
war conditions, and in spite of the increased value of British 
exports their value did not increase. It is estimated that the 
trade in small machines is held 60 per cent. by Germany and 
40 per cent. by Norwegian factories. 

The present position in the trade appears to be the follow- 
ing: The Norwegian electrochemical industry is passing 
through a period of acute depression, and only one large 
inquiry for electrochemical plant 1з at present in the market, 
viz., for delivery to A/S. Bremanger, who are harnessing 
waterfalls, and will build a zinc factory at Bergen. It is 
expected that the contract for their plant will be given to 
an American firm who specialise in this type of machinery. 
The present demand for electrical machinery comes principally 
from the Norwegian Government, who require material for 
railways and their own power schemes, and from county and 
municipal bodies, who have initiated schemes for providing 


heat and light for domestic purposes, and power for the use 
of small industrial concerns. Many such schemes have been 
launched during the war, and most of them will probably be 
completed, but few new ones are at present being initiated, 
owing partly to industrial depression and the fear of financial 
difficulties, and partly to the adverse state of the American 
exchange. 

It is believed that British manufacturers cannot at present 
produce machines for over 50,00 volts (which form a great 
portion of the Norwegian business), or electric railway plant 
for which there is sure to be a large future demand in this 
country. There is already a constant and considerable demand 
for every kind of electrical fittings and cable, particularly for 
domestic, heating, and lighting apparatus. All the details for 
lighting fittings are imported from Germany, while heating 
apparatus comes almost exclusively from America and Swit- 
zerland. 

During the last six to eight months German firms have 
booked large orders in Norway for all classes of electrical 
goods, including cables, but Norwegian buyers are at present 
disinclined to place further contracts in that country, as 
delivery under existing contracts is subject to great delays. 

British manufacturers who contemplate competition in 
the Norwegian market must be prepared to secure adequate 
local representation, to manufacture material which complies 
with Norwegian regulations, and to keep in the country a 
staff of expert fitters capable of installing and putting into 
service the machinery which they deliver.” 


In referring to the Norwegian electro- 
Electro:Chemical chemical industry, Mr. Paus remarks that 
Industry. this industry " would appear to find a 
peculiarly suitable home in Norway owing 
to the immense supply of cheap water power which is avail- 
able." It is, however, very largely dependent on imported 
raw materials; the zinc refineries require spelter, the carbide 
factories anthracite or coke, the aluminium factories alumina, 
and so on, all of which, in addition to electrodes, must be 
nnported from abroad. It was, therefore, natural that these 
factories should during the war mainly have been engaged 
upon contracts for the Allied Powers, who were in a position 
to supply them with the necessary raw muterials, and received 
in return carbide, cyanamide, nitrate of lime, nitrate of 
ammonia, aluminium, refined zinc, ferro-chrome and ferro- 
silicon. Exports to the Central Powers consisted of carbide 
and minor quantities of refined zinc and nitrate of lime. 

As all these commodities were required for war purposes, 
the Norwegian electrochemical industry experienced through- 
out the war a period of unprecedented prosperity, which 
induced some factories to extend their plant and encouraged 
the establishment of others. The erection of two large plants 
for the production of carbide and one for production of alumi- 
nium was commenced, while the existing aluminium factories 
under French control extended their operations. The cost of 
plant imported under war conditions was necessarily very high, 
and it is probable that the new establishments will have to 
write down their capital before they can compete in the open 
market under normal conditions. 

Exports to Germany grew gradually smaller as the war 
progressed under pressure of the blockade, and by the middle 
of 1918 consisted only of small quantities of carbide and 
nitrate of lime, the largest carbide factory working for the 
Central Powers, the Usines Electrochimiques de Hafslund, 
which had hitherto been under Austrian control, having then 
been transferred to Norwegian ownership and ceased to supply 
the enemy. ы 

The demand for electrochemical products diminished con- 
siderably in 1918 and 1919; the war having ended, the period 
of prosperity came to an abrupt termination. It was then 
found that owing to the high cost of coal and labour in this 
country the Norwegian factories, with the exception of Norsk 
Hydro Elektrisk Kvoelstofaktieselskab, could not compete with 
the Americans even in the European market. А period of 
stagnation then set in, punctuated by strikes and other labour 
troubles. lor many months the whole of the industry was 
at a standstill, and, although the labour questions have now 
been settled, production is reduced to а minimum except in 
the case of Norsk Hydro, who, since August, have been work- 
ing at their full capacity on the manufacture of nitrate of 
lime and nitric acid. It is stated, however, that even in the 
case of this firm, which has its water-power practically gratis, 
costs of production are во high as to leave only a small margin 
of profit. 

At the end of 1919 the position remains practically un- 
changed, but & more hopeful feeling than prevailed four or 
five months ago is now noticeable, and it is felt that costa 
of production in the various countries all over the world must 
sooner or later assume the same relation as they held before 
the war, with the result that Norway will resume her old 
place in the world market. No coal is, however, produced in 
Norway, and so long as freights remain excessive it 
seems impossible that Norwegian industries, which largely 
employ coal as a raw material, can hope to compete with 
similar industries in coal-producing countries, even if the cost 
of labour becomes approximately the same in all countries.“ 
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THE HYDRO-ELECTRIC POWER COMMISSION 
OF ONTARIO. 


IN presenting the twelfth annual report of the Hydro-electric 
Power Commission of the Province of Ontario to the Hon. 
I.onel H. Clarke, Lieut. Governor, Sir Adam Beck, the 
chairman, emphasises the difficulties experienced during the 
period under survey caused by the return to peace conditions 
upon the signing of the armistice in November, 1918. At 
that time the Commission was supplying approximately 70 
per cent. of its total output to 400 plants engaged in the 
production of war inaterial. The result of the cessation of 
hostilities was almost complete idleness so far as these factories 
were concerned, with a corresponding bad effect upon the 
sales of power. But so quickly was the machinery and plant 
adapted to peace-time needs that by the following August 
(1919) the output had reached normal conditions, and, gradu- 
ally improving, by the end of the year the whole available 
power generated was being taken. At the beginning of the 
year covered by the report & schedule of rates to cover the 
cost of service to all municipalities was fixed, which brought 
in à revenue of $3,729,706, but the aggregate operating costs 
amounted to $3,800,701, and the net result was, therefore, an 
excess of expenditure over income of $130,995. 

In spite of the many difficulties encountered owing to 
delay in the delivery of plant and materials, development 
work has steadily progressed, obsolete plant has been replaced, 
new stations have been erected, and new plant installed. 
On the system of the Ontario Fower Co. at Niagara Falls, 
taken over by the Commission in 1917, a 15,000-x.v.4. gene- 
rator, delivered in 1918, was erected on teinporary foundations, 
and put into service as a synchronous condenser, in which 
capacity it acted up to July, 1919, supplying about 19,000 
reactive K.V.A. to a 19,000-volt bus. This machine was dis- 
mantled and re-erected in its permanent position in 28 days. 

What will be the two largest water-wheel generators in 
the world are on order for the Queenston generating station. 
These are being manufactured by the Canadian Westing- 
house Co., Ltd., and are designed for an output of 45,000 
K.V.A. at .8 power factor, 3-phase, 25 cycles, 12,000 volts, at 
187.5 R.P.M. The generator frame will be 95 ft. in diameter, 
and the whole machine, with a 175-K W., 250-volt exciter and 
thrust bearing, will weigh approximately 1,380,000 lb. Speci- 
fications are being prepared for two further generators of the 
sarne rating as well as thirteen 15,000-K.v.a., 12,000—63,500- 
volt single-phase transformers. The Canadian General Electric 
Co. is constructing a large capacity synchronous condenser 
for the Niagara system. This machine is rated at 10,000 x.v.a., 
three-phase, 25 cycles at 13,900 volts, and 315 m.P.M. It is to 
be fitted with an S0-kw., 195-volt exciter, an auto-transformer, 
and a motor-driven high-pressure oil pump. The four lines 
from Niagara to Dundas were fitted with 110,000-volt oil 
circuit breakers during the year, and metering equipment 
for the 110,000-volt load was put into service in September, 
1919. The designs for the construction of the Nipigon generat- 
ing station in the Thunder Bay system are well under way. 
The first step taken was the erection of a temporary 250- 
K.V.A. station for the provision of light and power for the 
construction of the main works. The Nipigon station will 
eventually house six 10,600-K.v.a. vertical water-wheel-driven 
generators, and three 24,000-K.v.a. transformer banks, each 
consisting of three 8f000-K.v.a. units. Three fully equipped 
110,000-volt lines are to be taken from this station, as well 
as a number of 12,000-volt feeders. The first part of the 
installation will consist of two generating units, one bank 
of transformers, and one outgoing line. In the Rideau 
system, work has been commenced on the High Falls generat- 
ing station; the equipment of this etation is to consist of four 
3-phase, 60-cycle, 350-K.v.a., and one 875-K. v. A. horizontal 
shaft generators. The 350-K.v.a. machines will be driven 
by two turbines, one generator direct connected to each end 
of the turbine shaft. The 875-K.v.a. generator will be direct 
connected to a separate turbine. Three 790-K.v.4. step-up 
transformers are also to be installed. 

Extensive power and storage surveys have been carried 
out on all parts of the Commission’s systems, particularly 
on the Trent, Severn, and St. Lawrence rivers. 

Excavation and construction work has been proceeded with 
at Niagara, where two new 90,000-H.P. turbines have been 
installed. This new plant necessitated the excavation of 
147,000 cubic yards of material and the placing of а wood 
stave pipe 13.5 ft. in diameter and 6,600 ft. in length. The 
water-wheels run at a speed of 187.5 m.P.M., and develop 
20,000 н.р. under a head of 180 ft. Construction on the new 
development from Chippawa to Queenston has proceeded 
rapidly. Some idea of the magnitude of this work may be 
obtained from the fact that the largest electric shovels ever 
built are in operation, and that 50 miles of standard-gauge 
railroads have been laid in connection with the work. e 
river section is being deepened and widened by means of 
dredges and a cableway, and 492,000 cubic yards of material 
had been removed up to the time the report was made. 
The forebay which has involved a great deal of rock drilling 
is assuming shape, 437,000 cubic yards of rock having been 
taken out. On the canal proper 3,675,000 cubic yards of 
earth and 283,000 cubic vards of rock have been excavated, 
and the walls and canal linings have been treated with con- 
crete. The two 50,000-н.р. turbines are being built by the 


Wellinan-Seaver-Morgan Co., and delivery is expected early 
next year. The Nipigon development at Cameron Falls is 
supplied by a drainage area of 9,100 square miles. A dam 
consisting of a gravity section with about five sluices ia to 
be constructed. The headworks will be of reinforced concrete, 
from which concrete pipes will carry water to 12,500-H.P. 
turbines operating under a 72-ft. head at 120 R. Pp. HI. These 
turbines are to be set in reinforced concrete scroll cases. 
The tail race of the Healey Falls development was excavated 
to the extent of 48,000 cubic yards to permit the installation 
of a new 19-ft. diameter steel penstock to supply an additional 
5,000-H.P. turbine direct connected to а 3, 750-K. v. A. generator. 

The total iileage of lines built and acquired by the Com- 
mission was, up to October 3lst, 1919, 2,584. This total 
includes 467 miles of 110,000-volt steel-tower line in the 
Niagara system, and 964 miles of lines erected on wooden 
poles. In the Central Ontario system the total length of 
lines is 369 miles. ‘The greater part of these transmission 
lines are of aluminium, and the rest are of steel reinforced 
aluminium, copper, copper-clad steel, galvanised iron and 
galvanised steel. In the report the various types of wires and 
cables employed are tabulated, telephone lines being included 
with transmission lines. The comparative weights of material 
used are interesting. The weight in pounds of materials 
used up to the end of October, 1919, are as follows: Alumi- 
nium, 2,864,381; copper wire, 2,467,351; galvanised steel cable. 
1,296,669; galvanised iron wire, 777,942; steel reinforced 
aluminium, 498,928, and copper-clad steel, 230,466. The total 
number of steel towers erected to October 31st, 1919, was 
446, and wooden poles numbered 76,656. 

Electric railway work, which was curtailed to a minimum 
during the war by a special Act of the Legislature, was re- 
sumed during the period surveyed in the report. Although 
little constructional work has been carried out, plans have 
been prepared, and municipalities have been ascertaining 
the desires of their citizens regarding new lines. In many 
cases the proposed lines are identical in parts to the Grand 
Trunk Railroad, and the Dominion Government, which prac- 
tically owns this system, is being urged to secure for the 
municipalities the right to run cars on such portions of the 
line as run through their districts. "This will effect a tremen- 
dous economy, and many townships will be concerned. 

The position of the Commission's laboratories has become 
one of increased importance, and quite 50 per cent. of the 
work done in them may be designated as research. Among 
the many investigations carried out by this department during 
{һе year may be included the following: Analysis of the 
conditions to be met by high-tension insulators and corre- 
sponding tests, relative merits of different types of line con- 
struction from 12,000 to 44,000 volts; factors affecting the 
interference of power lines with communication lines, due 
to electrostatic and electromagnetic induction, and the effect 
of various modifications in present apparatus for protection 
against lightning. А great deal of test work has been done 
on new plant. The Meter and Standards Laboratory has 
executed a large number of tests, but the work on the whole 
has been of a constructive nature. The Photographic 
Laboratory had an increased volume of orders іо attend to 
from the engineering staff. The Chemical Laboratory con- 
ducted tests on oils and greases, paints, varnishes, and 
analysis of a wide range of materials from rubber to coke 
and steel. A 100,000-pound capacity motor-driven, and a 
90,000-pound hand-driven Olsen screw testing machines have 
been added to the equipment of the Structural Materials 
Laboratory for the carrying out of tension, compression, and 
bending tests. lour thousand tests have been made on 
concrete mixtures to determine the correct proportion of 
mixtures to give desired resulta. 

In concluding his letter presenting the report, Sir Adam 
Beck acknowledges the untiring zeal and faithful attention 
to duty of the staff of the Commission, and says :— | 

"The Commission submits its report with a feeling of 
satisfaction, knowing full well that its activities have been 
subjected to an inquiry of the most searching nature, the 
result of which is a vindication of the policy of public owner- 
ship and operation of electrical utilities, and of the Commis- 
sion’s methods of management and operation,’’ the truth 
of which etatement is borne out by this last record of the 
Commission’s work. 


ааа 


Why the Blue-Print ?— Under this title a contributor to 
the American Machinist comments on the inconvenience, owing to 
size and occasionally to faulty reproduction, of the blue print, and 
suggests an alternative method of supplying working details to 
shops. By the employment of photo-engraving upon zino, details 
can be clearly shown in a considerably smaller space, and it is quite 
possible to reproduce many drawings measuring 30 in. x 20 in. 
upon a block the size of a postcard. This, of course, is constantly 
being demonstrated in reproductions of detail drawings in technical 
journals. The writer suggests that any manufacturer interested 
in the proposal might select one drawing or tracing for this 
purpose and thereby ascertain what points need accentuating to 
make the system a practicable one from the mechanic's point of 
view. The cost of the process is very economical if a large number 


of reproductions is required, but in cases where one or two prints 


only are wanted, it would not be a paying proposition, 
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THE CRYSTAL PALACE EXHIBITION. 


ALTHOUGH it requires a stretch of imagination to appreciate 
the fact, an exhibition of engineering products is actually in 
being at the Crystal Palace, Sydenham, S.E.,.as a sort of 
supplement to the Imperial War Museum and Great Victory 
Exhibition that is now being held there. Contrary to what 
one would be led to expect from the grandiose title given it, 
the Exhibition is а very poor show (not on account of the 
quality of exhibits, but in point of numbers), and must, we 
fear, prove disappointing to the few firms who have taken 
the opportunity of exhibiting. Conspicuous by his absence 
is the business visitor, and the show, from a business point 
of view, must support the opponents of a serious exhibition 
as part of а general fair. | | 

Apart from the War Museum in the main hall and the 
pleasure ground, the Exhibition is divided into four sections: 
Engineering, oil, gas, and electrical, and, be it noted, the 
-Jast section is the poorest of the lot. These four small 
‘sections, the business aspect of which recedes far into the 
background, sprawl for the most under the main floor, 
and may easily be overlooked by the average visitor. 

The engineering section, which is general in character, 
nevertheless contains much that will interest electrical en- 
gineers. The section comprises 29 stands, ten of which, 
however, -are occupied by one firm and its associated under- 
takings, and is in reality one large stand. The three most 
prominent stands are those of the Vickers, Beardmore, and 
Armstrong Whitworth combinations. mes 

The oil section is housed in a separate building removed 
from the rest, and is made up of ten stands, on which are 
seen some good examples of oil engines in mofion, pumps, 
boiler oil-furnace systems, and samples and the products 
of. various oil companies. | 

In the gas section, which contains 13 stands, some of 
which. were unoccupied at the time of our visit, one sees 
gas engines, cookers, irons, stoves and radiators, water 
heaters, lighting fittings, &c. 

The electrical portion, which, as stated above, is a poor 
show, excites little attention. The only apparatus of any 
size exhibited on the 17 stands in the section is that shown by 
Messrs. Wm. Geipel & Co., which includes switchgear, motor 
starters, and speed regulators. A feature is the contactor 
type of panel for automatically control- 
ling р.с. motors which has recently been 
placed on the market. It consists of a 
single-pole contactor main switch which 
operates in the main circuit between 
magnetic blow-outs and a master rheo- 
stat. The latter is of novel construction, 
comprising a series of contact fingers 
corresponding to the number of rheostat 
contactors. When the master controller 
is in the. off position the contactor- 
operating coils, which are arranged in 
series in а common circuit, are short 
circuited. They are brought into opera- 
tion one after the other by the operation 
of the master solenoid, until the whole ~ 
of the resistance is cut out. The ex- 
hibit includes dimming and automatic 
time switches, wires.and cable, resistance 
units, and instruments for measur- | 
ing, testing, and electro-medical purposes. A portable kine- 
matograph projector that was recently described in our pages 
is shown by the OXFORD EDUCATIONAL FiLMS. SUPPLIES Co., 
LT»., while the Vuco Млахето Co. has on view accumula- 
tors, dry batteries, and ignition coils. WOMEN 

The Ввіттѕн EBoNrrE Co., Larp., Messrs. EnoNEsTOS Іх- 
SULATORS, LTD., and MsskS. ATTWATER & Sons each have a 
show, case containing samples of their well-known insulators 
and insulating materials. Messrs. F. L. MITCHELL & Co., 
Ib., exhibit wireless telegraphic and telephonic apparatus, 
medical coils, instruments, and electrical novelties, the main 
exhibit being the '' world wide wireless receiving set which 
covers all wave lengths of from 150 to 25,000. . By a special 
process of winding the inductors, capacity effects are mini- 
mised. Fine adjustment is rendered possible by the com- 
bination of selector switches; two valves are used for high- 
frequency amplification and two for low-frequency, a 
separate H.T. battery being employed for each pair of valves. 
The cabinet containing the outfit is but 3 ft. square, and 
the makers claim that it will. receive messages from any 
 average-power station in the world. A new type of 3-valve 
amplifier is also shown by means of which an almost un- 
limited variety of circuits can be arranged by connecting or 
disconnecting to the terminals, mounted on the amplifier, 
which intercominunicate with plate and grid connections in- 
side the instrument. 3 
.. Messrs, A. WINSTON & Co., LIp., exhibit X-ray apparatus, 
while the SyNCHRONOME Co., LrD., provides the time-keeping 
service throughout the electrical and engineering sections of 
the Exhibition, the various clocks being operated from one 
self-wound controlling pendulum exhibited in the electrical 
section. The LONDON ELECTRIC WIRE Co. & бмїтнз, LTD., 
shows a selection of wires and cables, while amongst the 
exhibits of Messrs. A, GALLENEAMP & Co., Larp., in the en- 


Fia. 1.—EXTERIOR OF 
LIGHTING UNIT. 


gineering section are seen electric furnaces for the Lessing 
coking test of coal, and electric laboratory furnaces. СИ 
Domestic electrical appliances form the majority of exhibits 
in the electrical section; suction sweepers are shown by the 
Hoover Stcrion SwrEPER Co., Lrp., and Messrs. MaGic 
APPLIANCES, LTD., and Messrs. CHARLES Beck & Co., LTD.: 
the latter firm also has on view electric washing machines and 
ironers, which are only partly electrical inasmuch as they are 
heated by gas or petrol. 5 
. So far as concerns the War Museum, which is intended 
to be а national record of those things which helped in the 
painful spelling of the word Victory," it will suffice, without 
going into а detailed description, to record that relics from 
captured and surrendered German submarines, including elec- 
trical cooking and heating apparatus, motors, accumulators, 
switchgear, instruments, &c., are in the collection. There are 
also types of British searchlights, German landing lights for 
aircraft, cable wagons, cables, air line stores, telephones, 
Fullerphones, wire and wireless telegraphic apparatus, and 
many other exhibits of interest. | 


STREET LIGHTING WITH LOW MOUNTED 
UNITS.* 


THe Kensico reservoir, located east of the Hudson River, 
about 30 miles approximately north from the New York City 
Hall, is an artificial lake formed by the Kensico dam across 
the valley of the Bronx river about three miles north of White 
plains, near the village of Valhalla, N.Y. 

The arts of structural апа landscape architecture have been 
employed to make the entire construction a work of beauty, 
in keeping with its magnificent proportions. . 

A public highway, carrying considerable automobile traffic, 
traverses the top of the dam. The part of the roadway cross- 
ing the top is approximatcly 2,200 ft. long and 26 ft. wide. 
It is bordered on one side by a sidewalk about 4 ft. wide. 
The roadway is brick paved and runs between cut stone para- 
pets approximately 4 ft. in height. 

The architectural specifications for the dam would not per- 
mit the use of poles in connection with a lighting system of 
the roadway. It was, therefore, decided that the lighting 


SHOWING PRISMATIC 


Fic. 2.—INTERIOR VIEW, 
Grass Door, REFLECTOR, AND BAFFLE IN POSITION. 


should be provided from ports located in the side of the 
parapet wall. Openings were cut in the stone work’ approxi- 
mately 134 in. square and 15 in. deep, spaced approximately 
374 ft. apart and located on both sides of the roadway with a 
staggered arrangement of spacing. ‘The centres of the open- 
ings are 26} in. above the surface of the roadway. 

The complete lighting units are neat in appearance and of 
weather-proof construction. Each unit comprises a reflecting 
device with baffle and mounting, a dispersing door and a 
transformer. The mirror is approximately 114 m. in vertical 
diameter and 103 in. in horizontal diameter, and the 
shape is that obtained when a series of conical frusta, 
each & in. in width, is cut by a plane parallel to the axis and 
3 in. distant, the smaller portion being used, and two such 
joined together. The sections of conical frusta above men- 
tioned are such as would be tangent at their middle points 
to an inscribed parabola of 23 in. focal length. There is а 
curved baffle located directly in front of the lamp so as to 
Screen direct rays from the lamp filament. 

А cast metal frame of suitable size fits the opening in the 
parapet wall, and carries a hinged door which 1s fitted 
for supporting the prismatic glass. The dispersing glaes in the 
door consists of one piece of sheet prism glass with the prisms 
placed vertically, and ita function is to give some diffusion and 
give additional spread to the beam of light во as to produce 
uniform illuminaton over the surface of the street. 

The source of light consists of a 6-volt 108-watt Mazda G 
headlight lamp. Аз these lamps operate at a very -high 
efficiency and are designed for shorter life than is considered 
practicable for street-lighting service, it was deemed desirable 
to operate them at а somewhat lower efficiency than rated. 


*Tranaactions of the Illuminating Engineering Society, April 
30th, 1920. Abstract. ИРАК | 
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Consequently, power is supplied by means of individual trans- 
formers giving 51 volts. Operating at this voltage, the lamps 
will consume approximately 94 watts and give an average life 
commensurate with that of lamps designed for street-lighting 
service. Figs. 1, 2, 3 show in detail the location and construc- 
tion of the lighting units. In addition to the ones used on the 
roadway, similar lighting units supply illumination for the 
terrace along the base of the dam. : 
There is a very wide spread of light in the horizontal plane 
and consequently the illumination over the whole roadway 
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Fia. 3.—SecTion AND PLAN or LIGHTING UNIT. 


and parapet walls is comparatively uniform. The illumination 
falls off rapidly above the horizontal, and at the eye level of an 
automobile driver the intensity is comparatively low. Critical 
observations of the lighting effect show it to be adequate to 
meet the usual requirements of first-class highway lighting and 
agreeable to travellers. The night views, Age. 5 and 6, show 


the illumination. results obtained, the former being taken look- 
› : : 


Fia. 4.—NiauT- PHOTOGRAPH, LOOKING ALONG LEVER OF 
ROADWAY. 


ing along the level of the roadway while the latter was taken 
at a considerable elevation. A system such as that described 
may or may not be practical for the lighting of ordinary streets 
or roadways, dependihg upon conditions and requirements. 
However, the results obtained in this particular case are grati- 
fying and may form a basis for other installations of similar 
requirements. The power consumption is not prohibitive 
(approximately 5 watts per running foot of roadway), the 


Кш. 5.—NiGuT PHorTOoGRArH, Lookia Down uron ROAD WAV. 


illumination is of sufficient uniformity, there are no poles to 
mar the architectural beauty of the structure, light 1s confined 
and distributed so as not to be objectionable from the etand- 
point of glare—all of which are factors that have considerable 
bearing in etriving for the ideal of the illuminating engineer. 

The idea of using low mounted units for street lighting is 
not new, but grave doubts had been ‘expressed concerning its 
practicahility. This successful application demonstrates its 
possibilities. | 


Proposed Solent Tannel.—Sir Eric Geddes, Minister of 
Transport. on July 28th, received & deputation from the Isle of 
Wight, which pressed for improved means of communication 
between the island and the mainland. It considered that the best 
solution of the difficulty was to construct a tunnel under the Solent, 
In reply, Sir Eric Geddes said that at present the cost of con- 
structing a tunnel under the Solent would be more than £ 2,000,000, 
and he was doubtful if the revenue would be sufficient to make the 
tunnel self-supporting. | 


ELECTRICITY SUPPLY AUTHORITIES. 


WE have received from the Secretary of the Association of Muni- 
cipal Corporations а report of the proceedings on July 13th, when 
& deputation from the Association attended at the Ministry of 
Transport with regard to the Electricity (Supply) Bill. Sir Robt. 
Fox, Town Clerk of Leeds, and chairman of the Law Committee of 
the Association, said the Association held that there was no need to 
prooeed with the whole Bill; they had better be given an 
opportunity of seeing how they could work the 1919 Act, but that 
Act made no financial provision. In the opinion of the Associa- 
tion, the main requirement of the moment was the enactment of 
the olauses of the 1919 Bill, which dealt with finance, providing а 
sum of 25 millions for the Electricity Commissioners to lend to the 
joint electricity authorities. Municipal authorities were experi- 
encing very great difficulty in raising money, and in onder to get 
the national electricity supply scheme on its feet, they must have. 
from the Exchequer either money or a guarantee. They objected 
to the rates being employed as security—they could not afford it ; 
they looked to the taxes for a guarantee. Incidentally, Sir Robert 
raised the question of small isolated undertakings such as those at 
Folkestone or Harrogate, which required electricity supply, but 
were remote from industries ; could they not be left alone to carry 
on as before ? 

In reply, Mr. Arthur Neal, M.P. (Parliamentary Secretary to 
the Ministry of Transport), said the Act did not insist on the 
inclusion of all undertakings in the national scheme; it was 
permissive only. He was well aware of the position outlined by 
Sir Robt. Fox. The Commissioners had reported to him that they 
had no reason to be dissatisfied with the signs with reference to 
the formation of joint electricity authorities, and if those 
authorities came into existence throughout the areas delimited, the 
question of district boards would disappear. It was not proposed 
to proceed with the present Bill until the autumn; it might be 
thcuzht unnecessary to proceed with it in its present form. With 
regard to raising money, he could not agree that it cou]d be done 
only in two ways—on the security either of the rates or the taxes. 
Publio companies which had no rates to fall back upon were under 
statutory obligation to find money. The joint electricity authority 
would always have the security of the undertaking itself. He 
sgreed that it was easier to raise the money with the backing of 
the rates or taxes, and it might be cheaper, but that was only a 
question of terms. The main attack in the House of Lords was on 
the financial clauses. Government guarantees were extremely 
difficult to get from the Chanoellor of the Exchequer. In many 
cases it would be for the corporations whose undertakings were 
being pooled to guarantee the capital in respect of the joint 
authority. That*would not involve a charge on the rates, unless 
the undertaking became financially unsound. The Commissioners 
were very anxious that Corporations helping to frame the schemes 
should back them with the rates. 

Sir Robt. Fox again “implored” Mr. Neal not to ask them to 
charge the rates, and urged that where there was some Government 
assistance, it would tide the joint electricity authority over the 
firat short and difficult period during which money had to be spent 
before there was any revenue. There was ro difficulty when the 
5 began to come in, and there was no chance of а charge on 
the rates. К 

U л 


THE ,RECOVERY OF ALCOHOL FROM 
COKE-OVEN GAS, 


Ат a meeting of the CLEVELAND INSTITUTION OF ENGINEERS in 
December last, a paper by Messrs. Ernest Bury and O. 
OLLANDER on “' By-product Development in the Iron and 
Steel Industry " was read by Mr. Bury. . Particulars of the 
plant for the electrostatic deposition of flue dust at the Skin- 
ningrove Ironworks were to have been given, but the plant 
had not been completed; 1% is intended for the recovery of 
potash. We have now received from Mr. Bury a printed copy 
of the paper, of which the following is an abstract. 

The national requirements of motor spirits for all p ses 
are 160 million gallons per annum, towards which only 30 
milions are home-produced. In 1912 Mr. Bury suggested 
that ethylene could be recovered from coke-oven дав, which 
contains 2 per cent. by volume of ethylene and its homo- 
logues. By the fixation of ethylene 23.4 million gallons of 
alcohol could be recovered from the by-product coke ovens 
of the country, as well as 27 million gallons from the gas 
works; with 30 million gallons of benzol from the former 
and 34 millions from the latter in addition, a total of 114.4 
million gallons could be home produced, out of a total of 
160 millions. | 

Research was undertaken during the war for the produc- 
tion of ethylene, and after the armistice attention was turned 
to alcohol. Strong sulphuric acid was used as the absorbent, 
in preference to charcoal, and it was found that 70 to 80 per 
cent. of the total ethylene present in the gas could be ab- 
sorbed, at a temperature of 60 to 80 deg. C. From the result- 
ing ethyl bydrogen sulphate, an 80 per cent. yield of acetic 
acid could be obtained by electrolysis; a 70 per cent. yield 
of ethyl alcohol could be obtained by hydrolysis with а 
heated steam. Тһе process involved the formation of sulphur 
dioxide in the acid, but on passing the SO, waste through 
the coke-oven gas it reacted with the H,S in the gas, both 
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it thinks fit while charging a commission on the process 
of passing, can be operated very much to the detriment 
of those who accept the passes. 

- I agree that on the face of it this rapid sprouting is an 
indication of the fertility of the soil, and perhaps more so 
of the efficacy of the artificial manure supplied by the elec- 
tricity department to stimulate their growth, but the best 
result will not be attained unless the process 18 accompanied 
by suitable selection. 

Mr. Allen could give very material assistance to the con- 
tracting industry, while at the same time enhancing Ше 
publieity of himself and his department, were he to use his 
influence to improve the status of the legitimate contr&ctor, 
by supporting those who are in & position to maintain the 
respect and prestige of the electrical professign. 

I venture to say that no consulting engineer worthy of the 
name could survive were he to give support to a retinue 
such as Wolverhampton’s twenty contractors. 


Thomas Smith. 
Smith & Bellhouse. 


purifying the gas and providing sulphur for the manufacture 
of sulphuric acid, to be used for alcohol recovery and for the 
manufacture of sulphate of ammonia. 

The heat required to raise the temperature of the cooled 
as to 80 deg. C. was obtained from the wet gases evolved 
rom the coke-oven plant at 950-300 deg. C., and that required 
to heat the absorbent acid was derived from producer gas 
made from waste coke-dust briquettes. The ethylene ex- 
tracted from the gas represented only 4.7 per cent. of the 
total calorific value of the dried gas, and only 1.1 per cent. 
of that of the moist coke-oven gas, hence the heating value of 
the gas was not appreciably lowered. 

The authors explained the arrangement of the recovery 
plant and its operation, and claimed as new the use of a 
temperature of 60 to 80 deg. C. for the absorption process, 
the utilisation of waste heat and fuel for the purpose of the 
reactions, and the utilisation of the decomposition product 
(SO,). They were satisfied that they could make cheap 
alcohol from coal gas on an industrial scale. 


In the discussion, Dr. STEAD said the paper marked an Wolverhampton. 


epoch, and was noteworthy for the discovery of the best tem- 
perature to employ and the utilisation of waste heat. Other 
speakers paid tribute to the pioneering work done at Skin- 
ningrove; Mr. ALFRED НотсніХзОох, the head of the firm, 
stated that Mr. Bury was one of the first in England to 
recover benzol from coke-oven gas. The result of his patient 
work was such a yield of alcohol as, mixed with benzol, would 
produce the most perfect motor fuel yet devised, and almost 
double the national resources in this respect. In the process 
he not only recovered ethylene, the source of numerous 
valuable substances, but also used the by-product SO, to 
recover sulphur from the H,S in the gas, used part of 
the sensible heat in the gas, and final used the only 
remaining waste material—the fine coke dust for which 
no one had. previously found any use. By thus producing 
alcohol from coke-oven gas he saved the food-stuffs hitherto 
consumed for that purpose. Мт. Hutchinson pointed out 
that the authors' work emphasised the value of an adequate. 
highly-trained staff. capable of undertaking organic as well 
as inorganic research, in modern steel works. 
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. CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear wntil 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession. 


Maximum Load Indicator. 


In your issue of July Brd an inquiry is made for a device 
for checking the maximum load on transformers. 

We believe the Reason Co., of Brighton, has made a special 
form of its maximum demand indicator for fitting on trans- 
formers and in feeder pillars. 

For checking the loading of transformers by the maximum 
temperature reached it has been found useful and practicable 
to employ maximum and minimum thermometers. 

It is necessary, of course, to have one in or closely adjacent 
to the transformer and another exposed to the outside air. 

E. D. A. 


London, W.O. 2. 
August 6th, 1920. 


Municipal Contracting. 


I ghall be glad if you will allow me to correct а statement 
which appears in the description of the extensions to the 
Wolverhampton Corporation Electricity Works in your issue 
of Jul , 

Therein it is stated that the electricity department's rela- 
tions with the contractors of the town are very satisfactory, 
and with the view presumably of giving proof of the healthy 
condition of affairs, it is added that sixteen new contractors 
have sprung up within the past few years. 


Lest your statement be accepted by your readers, and used 


by supporters of municipal trading ав evidence of the bene- 
ficent influence of this particular form of communism, or 
perchance lead to a further influx of budding contractors in 
search of an El Dorado, it is but fair to state that the leading 
contractors of the town are far from being satisfied with 
the methods adopted hy the electricity department, and look 
with dismay on the degradation of the industry which is in 
progress. 

As evidence of this, а deputation of the four leading con- 
tractors called on the engineer and chairman of the Electricity 
Committee to ventilate their grievance. and to ask for a 
modification of the treatment they were receiving at the 
hands of the department. T am sorry to sav that the inter- 
view did not bring about anv improvement. 

Unfortunately the attitude of the department has materially 
changed during the past few veara, and it appears that an 
endeavour is being made to hasten the demise of the contractor 
bv an overdose of kindness. 

Tt is very obvious that a system which enables a powerful 
public department to handle tenders, and “ pass on what 


August Tth, 1920. 


An Attack on Foremen. 


The current issue of The Electron, the official organ of the 
E. T. U. contains an extract from the Business Man's Maga- 


zine,” 1908, entitled ' But Still True." It is a virulent 
attack on the personal characters of foremen generally. The 
anonymity of the original contribution is to be deprecated; 
but, at the same time, it should be refuted—it is too general. 
No sane man would write such a deliberate perversion of 
the truth, unless afflicted with a bad attack of cacoethes 
scribendi. What was the editor doing to publish such stuff 
on the front page of a journal which has (or at least should 
have) as its object to tell the truth to its readers? 

As the contributor has made himself responsible for one 
narticular paragraph by transforming the common letterpress 
into italics, that paragraph is given here: .. Whenever 
I find а workinan employed uninterruptedly for a great num- 
ber of years in a large works where other men are being 
frequently suspended or discharved, І ain suspicious of that 
man's integrity or ability.” In mv opinion, and I have 
been a foreman of engineers for nearly forty years. the state- 
ment is as false as hell, and should be refuted by all 
mechanies—honest and able, and who have been able, as а 
direct result of their integrity and ability, to hold their 
positions, while others less honest. and less able, have con- 
tinued to compose the flotsam and jetsam of the casual labour 
crowd, who are bound to be discharged first when trade 
slackens. 

‚ I have not the slightest antipathy towards the E.T.U. nor 
its official organ, but as a foreman who has always been a 
particular friend and helper to men who have served under 
me, I strongly resent the attack on myself, and on many 
splendid men of my own personal acquaintance, by the 
writer to The Electron. ` 


August 9nd, 1990. 


A London Foreman. 


THE INSTITUTION OF MECHANICAL 
ENGINEERS. 


AT the Lincoln meeting of the Institution, last month, a 
number of papers were read on subjects more or less directly 
allied to electrical engineering, which are briefly abstracted 


below | 
. А Е £ i thal 
MARSHALLS’? NEW POWER STATION. 


Mr. F. J. Criss described the new power station of Messrs. 
Marshall, Sons & Co., Gainsborough. The old station in 1916 
was overloaded 100 per cent. A site was purchased on the 
river Trent, and new plant of 3,000 Kw. was installed, consist- 
ing of two 1,500-kw. Ljungstrom turbo-generators working 
at 6,600 volts, 50 cycles, 3-phase, at 3,000 R. P. M., with Rey- 
rolle ironclad switchgear, and four Babcock & Wilcox boilers. 
A Caird & Rayner evaporator provides pure make-up feed 
water. 

During the six months starting November Ist, 1919, about 
14 million Kw.-hours were generated, with a fuel consumption 
of 2.85 lb. per Kw.-hour (inferior coal). The old station in 
1913 generated three million units, at 53 Ib. per unit. Tested 
in March, the steam consumption of the turbines was 19.42 Ib. 
per Kw.-hour. Power is transmitted half a mile to the Britan- 
nia Works, and converted to D.C. at 920 volts by motor con- 
verters. 

THE UNIFLOW STEAM ENGINE. 


In a paper on this subject, Mr. F. B. Perry stated that 
the Uniflow engine was invented in this country in 1885 
Һу T. J. Todd. but did not come into vogue until the idea 
was developed in Germany: its manufacture was then taken 
np bv Continental and British firms, and as much as 6,000 
H.P. has been obtained from a single cvlinder at 120 R.P.M. 
With a boiler pressure of 180 lb. and 200 deg. F. superheat, 
consumptions of 10.5 lb. and 10 lb. per r.H.P.-hour have been 
recorded with engines of 600 and 1,500 f. H. P. respectively, 
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the high economy being due mainly to the reduction of cylinder 
condensation resulting from the design, which enables a very 
high ratio of expansion to be secured. The space occupied is 
also small, and the economy is maintained at low loads. As 
the whole of the power is developed in one cylinder, the 
governing is extremely quick in action, and the simplicity of 
the engine reduces the cost of upkeep, oil, and stores. The 
author described two engines, built by Messrs. Robey & Co., 
Ltd., and by Messrs. Galloways, Ltd., respectively. 


Some LINCOLNSHIRE OIL ENGINES. 


This was the title of a paper by Mr. F. H. Lrvens, in which 
he traced the history of the oil engine using heavy oil, 
culminating in the invention by Akroyd Stuart of the separate 
vaporising chainber in 1890. which was the origin of the 
“* Hornsby-Akroyd " type of oil engine. These engines in 
their latest development (Ruston & Hornsby) are made up 
to 170 н.р. in a single cylinder, attaining a consumption of 
0.4 Ib. of fuel oil of 18,000 в.тн.о. per Ib., equivalent to a 
thermal efficiency of 30 to 35 per cent. is engine їз as 
economical as the Diesel, without requiring an air-compressor 
for injecting the fuel or being liable to excessive explosion 
Ше The two-stroke hot-bulb engine is also briefly 

escribed. 


CIRCULATING-CURRENT CONNECTIONS FOR 
DELTA-STAR TRANSFORMBRS. 


Bv J. HENDERSON. 


А GREAT deal of confusion has resulted from the non- 
uniformity of connections of three-phase power transformers. 
This chiefly results when the transformers are protected by 
circulating-current gear, and when it becomes necessary to 
parallel two cransformers supplied by different makers. 
When three single-phase transformers are connected up 
delta-star, it is usual to make the delta in such а way that 
the star currents are 80° leading or lagging on the corres- 
ponding delta currents. assuming unity power factor. 
When, however, three-phase transformers are supplied as 
single unite, it is found in cases that the star currents are 
150" leading or lagging on the corresponding delta currente. 
It is, therefore, possible to have on one system four different 
types of connection, and as each type gives a different 
method of connecting up the protective gear, it means that 


unless some method can be found of laying down а 
standard system of connections, these must be made by trial 
and error. | 

The first question to be settled in all cases should be the 
transformer polarity. This ought to be indicated on the 
transformer case, and the ends of all windings should be 
brought out to the top of the transformer, and marked 
according to the rule laid down by the British Engineering 
Standards Association. This is reproduced as follows :— 

„The two ends of every winding shall be marked with 
the letters 0 and 1, the end marked 1 being positive. The 
direction of the k. M. F. from T, to T, in the primary shall be 
the same as from 10 to і in the secondary. The same rule 


shall apply to the different phases a, в, с, &c., of a 


polyphase transformer." 
Fig. 1 shows a sketch of a three-phase delta-star trans- 
former connected to give normal polarity with the windings 


marked in accordance with the above rule. The delta 
connections may be indicated by simply writing down the 
ends of the windings connected together, thus :— · 


AO, BA ОВ, 
Phase А } 6 
A reversal of the delta is got by connecting as follows :— 
A, B, B, C, C, А, 
Phase À i ( 


The normal ster polarity is as shown, a, bọ co being 
starred and the ends a, b,c, being brought to the terminals. 


A . 8 © 


* € ' 
PROTECTION 
TRANSFORMERS 


POWER 
TRANSFORMER 


` PROTECTION 
TRANSFORMERS 


FId. 4. 


If a, b, c, were starred, this would lead to a reversal of th 
star polarity. . 

The four methods of connection are tabulated below, and 
in each case the phase difference between the corresponding 
delta and star currents is given:— 


Га. 2. Fic.: 3. 


1. Normal Delta and Star.—Star current leads delta 
current by 80°. 

2. Reverse Delta, Normal Star.—Star current lags 80° 
behind delta current. | 

8. Normal Delta, Reverse Star.—Star current lags 150° 
behind delta current. 

4. Reverse Delta, Reverse Star.—Star current leads 150? 
on delta current. | 

Fig. 2 shows the primary and secondary current vectors 
for a transformer with normal polarity as in fig. 1. 

The correct connections for the circulating-current pro- 
tective gear can be obtained at once from the vector diagram, 
fig. 8. 

The protective transformers on the primary side of the 
power transformer are star-connected, fig. 4. Assuming 
tbat the polarities are known and marked, as in fg. 4, 
Ag, Ару) Bp: Byo, Cp, Cy it is the general practice to star the 
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0'в and bring out the 1’s. Thus the current in the pilot 
wires leaving the primary protective transformers will 
be in phase with the corresponding current in the primary 
cables. This is shown in fig. 3 by the vectors ІА}, JB), 
IC,. In order to get the current circulating in the pilot 
wires, it is necessary to have the current in the leads, leav- 
ing the secondary delta connected protective transformers 
180? out of phase with the corresponding current from the 
primary transformers. To obtain this, the delta of the 
protective transformers must be reversed. This causes the 
current in the pilots to lead 30° on the corresponding 
current in the secondary cables. This is shown in fig. 3 
by the vectors Ip, 17, Тер, leading 30° on the vectors Ja, I», 
T. There is now 60° difference in the corresponding cur- 
rents in the pilots, and we must have 180°. This can only 
be obtained by crossing over the pilot wires, as shown by 
the vectors, or what amounts to the same thing, by con- 
necting the leads Ap, By, C, on to the terminals apo, бро, (Po. 
This is done in fig. 4. 

Using the same argument, the connections can be drawn 
out for any power transformer protected by circulating- 
current gear provided the polarity is known. If it is not 
known, a simple test with a small cell and polarised volt- 
meter will soon give the necessary information. 

It cannot be urged too strongly, however, that the makers 
should all conform to one standard or, failing this, that they 
should bring out the ends of all windings and mark 
the phase letters with 0 or 1 to indicate the polarity. 
This would have the advantage that supply undertakings 
could in а few minutes change over the connections to suit 
requirements. 


THE RESPONSIBILITY OF ROADWAY 
AUTHORITIES. 


In early days the highways were in charge of the 
inhabitants of the parishes, and they were responsible 
- for their repair. During the nineteenth century they 
were gradually taken over by more responsible bodies 
under different Acts of Parliament. According to the 
old common law the surveyors of highways could not be 
sued for personal injuries resulting from the non-repair of 
highways, or according to the legal terms they could be 
sued for misfeasance, but not non-feasance. That is to say 
a highway authority could not be sued for the result of an 
accident due to a rut, but could if it was due to an 
obstruction such as a heap of stones left in the roadway. 
The dividing line between misfeasance and nonfeasance has 
always been very fine. | 

Although local bodies are not liable for injuries due to 
the non-repair of a highway, there are circumstances where, 
a8 highway authorities, they are liable, because they are 
acting in another capacity which does not carry with it the 
same immunity from the result of some negligent omission. 
For example, when an accident takes place from a faulty 
gully grating, the local authority may be liable as the owner 
of the sewers; and similarly where a water-meter box had 
a faulty cover, liability was held in the capacity of an 
authority for watering a street. 

When the Tramways Act was passed in 1870 the pro- 
motera of the tramways were, by Sec. 28, held answerable 
for the repair of the roadway between the rails and 18 in. 
outside the outer rails. By Sec. 55 “the promoters or 
lessees shall be answerable for all accidents, damages, or 
injuries happening through their act or default of any 
person in their employment by reason or in consequence of 
any of their works or carriages.” In accordance with 
Sec. 29 of the same Act, in order to enable the same 
authority to be responsible for the whole roadway it was 
enacted that the road authority could enter into an agree- 
ment to keep the tramway strip of roadway in repair, and 
the liability would then be transferred to the latter. In the 
ease of Howett v. Nottingham Tramways in 1883, it was 


decided by the Court of Appeal that in such circumstances ' 


the road authorities could then be sued in case of injuries 
due to the non-repair, despite the old principle of 
nonfeasance. 


v 


А case was recently tried before Mr. Justice Darling, that 
of Wrench & Son v. Sobey and the London County Council, 
which illustrates the law on the question. Servants of 
Mr. Sobey were wheeling & hand-cart containing a 25-ft. 
ladder along Gray's Inn Road. There was a rut in the 
paving about 1 ft. from one of the tram lines. The rut was 
about 3 ft. long, 4 in. wide, and 1 in. in depth. One wheel 
of the truck went into the rut, the hand-cart slewed round, 
and a passing tramcar drove it through a shop window 
belonging to the plaintiffs, doing considerable damage. 

The Judge found that the L.C.C. was guilty of negli- 
gence in failing to keep its part of the roadway level or 
free from danger to other traffic; he found, however, that 
the driver of the tramcar was free from blame. He also 
held that the servants of Mr. Sobey ought to have seen that 
they did not wheel the truck into the hole, and that as 
there was plenty of room they need not have wheeled it so 
close to the tram lines, and they were, therefore, also guilty 
of negligence. As the accident was held to have happened 
owing to the combined negligence of Sobey's men and the 
L.C.C., judgment was given, with costs, against both 
defendants. 

Some interesting cases are on record dealing with 
accidents to drivers through over-bridges and arches ; they 
illustrate the question of non-feasance, misfeasance, and the 
effect of statutory duties. In 1889 a carter sued the 
Wandsworth District Board, which had taken over a 
roadway passing under an arch, the road at one end of the 
archway being lower than the other. The carter when 
passing injured his head at the low end of the archway. It 
was decided that the road had been dedicated to the public 
subject to this obstruction, and, therefore, an action could not 
be maintained. In another case a contractor employed by 
the Tottenham Urban District Council, when making up a 
road under a bridge, left a ridge, and owing to the jolting 
of a passing cart, the driver struck his head against the 
bridge. It was held that an action lay, ав the local authority 
had, through their contractor, been guilty of negligence in 
making an obstruction in the roadway. A third case, con- 
nected with an archway, was decided by the Court of Appeal 
in the spring of this year, in which the Finsbury Borough 
Council was the defendant. In 1918, during the time of 
the lighting restrictions, the driver of & mail cart had to 
take a circuitous route owing to the results of a fire, and 
passed at night down a street that was strange to him. He 
turned down a side street, and was killed, because his head 
hit against a low archway. The street lamps had been painted 
grey, and the driver had not seen the arch. According to 
the Metropolis Local Management Act, 1855, the Council 
had a duty to see that their streets were well and suitably 
lighted, and the Judge decided that an action would lie 
against a public authority for having done negligently au 
act which the legislature authorised them to do. 

It would seem, on the face of it, unfair to make the 
Council responsible for an accident during the time of 
compulsorily-reduced lighting, but it must be remembered 
that in times of great change or emergency it is impossible 
to adjust the laws to such conditions, and, therefore, under 
such circumstances, hardships are bownd to occur; and it 
is remarkable how few the legal hardships have been, 
considering the peculiar circumstances the country has 
passed through. 


A World's Market in Paris.— The Federation of British 
Industries has undertaken the direct representation for Great 
Britain and the Dominions of the Paris Marche du Monde.“ The 
idea of establishing a“ World's Market" in Paris was conceived in 
1919, and from the first received the close attention апа approval 
of the Federation. After a year's work the scheme has now come 
very close to practical realisation. The site for the building is 
being cleared.and contracts for its erection have been placed. Already 
& very considerable number of American, French, Italian, and 
other Continental as well as some British firms have reserved space 
in the Marche du Monde" when completed. 

Tbe Federation recommends manufacturers engaged in, or con- 
templating, export trade to give the Marche du Monde scheme 
their earnest consideration. 

Any further information desired may be obtained immediately 
on application to the Marche du Monde Exhibition Section of 
the Federation of British Industries, 39, St. James's Street, 
London, S.W. 1, 
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BUSINESS NOTES. 


* Electrical Review” Index.—The Index to Vol. 86 of 
the ELECTRICAL REVIEW has been printed, and copies may be 
obtained (6d. post free) from the Publisher, ELECTRICAL REVIEW, 
4, Ludgate Hill, London, E.C. 4. 


Bankruptcy Proceedings.— J. JAGGER (J. Jagger & Co.), 
electrical engineer and contractor, 28, Northgate, Halifax.— The 
first meeting of oreditors was held at Halifax County Court, last 
week. The gross liabilities estimated by the debtor amount to 
£1,358, with £1,303 expected to rank for dividend. Mr. A. Gray 
was appointed trustee, with a committee. 

CUTHBERT JOSEPH THOHAS HAYMAN, 76, Malvern Road, Leyton- 
stone, late 96, Woodhouse Road, Leytonstone, and 1, Goodmayes 
Road, Goodmayes, electrical engineer.—The following are creditors 
herein А 
Fird н. e 5. #80 


Redcliffe, E. A. p. 53 
Btrathdee, K. ‘ 15 


Liabilities, £221 ; assets. nil. 


Company Liquidations—Norra BRITISH ELECTRIC 
WELDING Co., LTD.—Winding up voluntarily. Draft agreement 
between the company and the North British Premier Electric 
Welding Co., Ltd. (now in oourse of formation) approved. 
Liquidator, Mr. W. Gilchrist, 30, George Square, Glasgow. A 
meeting of creditors was called for August 12th. Particulars of 
claims must be sent to the liquidator by September 30th. 

Pearson's ELECTRIC MINERS’ LAMP MANUFACTURING Co., LTD. 
—A meeting of creditors was called for August 10th. Liquidator, 
Mr. A. E. Green. 

H. W. Cox & Co., Ltp.—Meeting of members September 30th, 
at Twyford Abbey Works, Acton Lane, Harlesden, N.W., to hear an 
account of the winding up from the liquidator, Mr. B. H. Morphy. 


Dissolutions of Partnership.— WILD & Boots, plumbers, 
hot-water and electrical engineers, 117, Stalker Lees Road, Sheffield. 
— Mr. D. Wild and Mr. M. Booth have dissolved partnership. 


Yalot,J. .. vx s .. £99 
Preferential creditors .. $5 16 


CAISLEY, JACQUES & Co., electrical contractors and motor engi- - 


peers, 2, Devonshire Piace, Grange-over-Sands, Lancashire.— By an 
order of July 14th of the Lancashire County Court, held at Barrow, 
in an action Jacques г. R. Caisley and F. W. Kenward, it was 
deslared and adjudged that the partnership lately existing between 
Mr. J. W. Jacques, Mr. В. Caisley, and Mr. F. W. Kenward, ought 
to stand dissolved as from June 8th, 1920. Mr. F. J. Harrison, 
accountant, Ulverston, has been appointed Receiver, and will attend 
t» debts and claims. 


Trade Aunouacements.—T HE COMPRESSION STARTER 
AND SWITCHGEAR Co., LTD., of Penny Lane, Lancashire Hill. 
Stockport, has acquired from Mesars. Ferranti, Ltd., the section of 
their business relating to direct-current compression motor starters, 
together with raw material, manufactured parts, machinery, and 
patent rights relating to these articles. Mr. T. N. Robinson, 
formerly with the Stockport Corporation electricity department, is 
managing director of the company. 

THE ENTERPRISE ELECTRICAL Co, Bradford, announce that 
their new addresa is at 677, Little ITorton Lane. 

It is announced that the business of the late MR. EDWARD 
D£gWHBURST, electrical engineer, of Mount Street and Theatre 
Street, Preston, and Higher Bank Road, Fulwood, will be continued 
by th? executors. 

Мв. C. B. MAURICE, of Russell Square Mansions, 122, South- 
ampton Row, W.C. 1, informs us that he has resigned hie offices of 
chairman and director of Messrs. Catchpole & Maurice Ltd., as 
from 5th inst. 

Mr. ASHTON BREMNER, of 125, Pall Mall, London, S. W. 1, is 
open to consider agencies for electrical machinery, &o., and will be 
glad to hear from manufacturers. 


Catalogues aud Lists.—Mrssns. CoNNoLLY BROS., 69, 
St. Stephen Street, Salford, Manchester.— Price list No. 1224, and 
samples of white, 10 mils, thick, and black, 12 mils., '" Nonsol”’ 
adhesive rubber insulating tapes. 

MEssgs. PUBIT SPECIALTIES, LTD., Park Street, Birmingham.— 
Illustrated and priced booklet, No. D.L S. 3, dealing with the 
PD. L. S.“ one, two and three-arm lighting fitting. Also illustrated 
and priced leaflet dealing with D. L. S. reflectors. 

Messrs. METAL INDUSTRIES, LTD , Sunbury-on-Thames.—I]]us- 
trated booklet on the method of protecting iron and steel from 
corrosion by Sberardizing or dry vapour galvanising, accom- 
panied by а sample of the work. 

THE BRITISH THOMSON-HousTON Co., LTD., Rugby.— Illustrated 
descriptive list, No. 4, 221A, on automatic circuit-breakera for А.С. 
and D.C. circuits. 

THE NATIONAL X-Ray REFLECTOR Co., 235, West Jackson 
Boulevard, Chicago, U.S.A.—Illustrated booklet and detail plates 
showing examples of lighting from concealed sources. 

THE GENERAL ELECTRIC Co, LTD., 67, Queen Victoria Street, 
Е.С. 4.—Revised catalogue price lists dealing with Freezor fans 
(V. 2333); bells, batteries, &ccessories, &c. (L. 2.335); also a 
" Koolah " fan leaflet (V. 2,335), and a coloured Efficiency " 
leaH=t (2.336). | 

THE WALTHAM MANUFACTURING Co,, 2, Jackson Road, Hollo- 
way, N.—T wo leaflets describing electric arc lamps—automatic and 
hand-feed—horizontal and vertical. Illustrated and priced. 

STERLING TELEPHONE AND ELECTRIC Co, LTD., Telephone 
House, 210-212, Tottenham Court Road, W. 1.—Publications No. 280 


and 282— revised price lists of telephone apparatus and accessoriea 
No. 281, leaflet dealing with the “ Sterling ` electric bell indicator 
(pendulum); illustrated and priced. 


Lead.— Messrs. G. Cawson & Co., in their report, dated 
August 7th, say :— 
. The general trade demand remains without any improvement, and we fear it 
is not likely to improve with holidays and prospects of strikes and labour 
difliculties in all directions, Engineers in some directions are already on 
strike, and, should thisextend, it will interfere seriously with the demand from 
electrical works, which at the present is the muinstay of the trade. 


Annual Outings.— Oa Saturday, July 31st, the head office 
staff of MEssRs. FALK, STADELMANN & Co., LTD, went for ап 
outing to Rye House, Hertfordshire. in 20 privately-hired motor- 
‘buses. The company were entertained to dinner and tea by the 
directors, After the toast of " The King," proposed by Mr. Max 
Falk, Mr. J. W. Laidler proposed " The Firm," which was replied to 
by Mr. Max Falk, the chairman, who pointed out that the firm had 
one of their first outings to Rye House some 30 years ago, when the 
guests numbered about 50, compared with 680 on the present 
occasion. During the day some impromptu sports were held, 
prizes being presented by the chairman. Other diversions included 
dancing and boating. 

The directors and staff of Sir J. F. PAYNE GALLWEY, BROWN 
AND Co., LTD, consulting engineere. held their annual outing 
on Saturday last. A party of 50 travelled by charabancs to Windsor, 
where they boarded a private launch and went for а two-hours' 
trip on the river, during which time, tea and refreshments were 
provided, to the accompaniment of a band. A return by charabancs 
was made to the Clarendon Hotel, Hammersmith, where dinner 
was served. After the toast The King,” a vote of thanks was 
paised by the guests. 


Disputes.—The Sheffield Daily Telegraph says that at 
the Penistone works of MEssRS. CAMMELL, LAIRD X Co., a number 
of e'ectricians who “downed tools” about five weeks ago because 
a foreman was not a member of the E. T. U. are still out. The firm 
are endeavouring to carry on without them. 

The Sheffield 7ndependent says that the dispute has been referred 
to the Engineering and National Employers’ Federation, the 
Emergency Committee of which called а conference of repre- 
sentatives of the various Trade Unions operating in the Sheffield 
area, to be held yesterday at York. The Union representatives will 
be advised as to the policy the Employers’ Federation proposes to 
adopt. The trouble arose over the refusal of one man, who, until 
recently, was a member of the Electrical Trades Union, to resume 
his membership of the Union on his promotion to the position of 
foreman. The Emp'oyers' Federation support his action in declining 
to rejoin the Union, and contend that there should be no compul- 
sion used in respect of staffs joining Trade Unions, particularly 
the same Unions ss the workpeople they control are in. On the 
other hand, it is alleged by the Trade Unionists that there is & 
persona! element iu the matter. | 

The Birmingham Post states that the ballot papers were return- 
able on Monday from cable workers connected with six Unions on 
the question of tendering notices to cease work to enforce the claim 
for an advanceof 15s. а week for all workers of 18 and over, and 
78. 6d. to those under 18, with a guarantee of 334 per cent. for 
pieceworkers. ‘ The result will be announced, and the next step 
decided upon at a conference in London on Wednesday of next week. 
Mr. Kelly (Workers! Union) said that so far as he had seen the 
returns—and he had seen those from some of the largest districte— 
there was a preponderating vote in favour of a cessation of work. 
If all districts were in line with the returns to hand, there was 
every probability of & large majority for tendering notices. The 
Unions concerned, in addition to the Workers’ Union, are the Elec- 
trical Trades Union, the National Union of General Workers, 
National Federation of Women Workers, National Amalgamated 
Union of Labour, and Amalgamated Society of India-rubber Cable 
and Asbestos Workers." 

The Glasgow correspondent of the Daily Herald reports that 
a crisis has arisen in the Scottish electrical trades owing to 
the refusal of the Contractors' Association to grant the demand 
for & minimum of 2s. 3l. an hour, the rate paid in all the 
English centres except London. The present minimum is Is. 10d. ; 
the employers offer 28. 1d., to come into force from the date of accept- 
ance. This offer was rejected by the men, who are voting on a 
proposal to strike to enforce their full demand. About 2,500 elec- 
tricians are affected, and a number of district meetings have 
already decided to ask the Union Executive to sanction a strike. 
The ballot will finish in a few days." 


Electrical Wages Agreement.— Ап agreement bas been 
entered into between the National Federated Electrical Association 
and the Electrical Trades Union with regard to the standardising 
of wages nationally. It was signed on August ;th. А copy has 
reached us at the moment of going to press and we shall quote it 
fully next week. The schedule rate for Grade A, London. is 2s. 6d. 
per hour; Grade B. Mersey and other specified districts. 2». 3d.; 
Grade C. varicua specified towns аца districte. 2a, Id.; Grade D, 
other counties and towns in England and Wales, 1s. 11d. 


New Lamp Works.—The British TuoxsoN-HousTON 
Co., LTD, have entered into a contract with the Chesterfield 
Corporatiou for the purchase of over 13 acres of land adjoining the 
gewage works, upon which it is pioposed to erect a factory for the 
manufacture of electric lamps. It is contemplated that the factory 
will eventually employ about 1,000 people. 
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New Italian Companies.— The Società Elettrica della 
Venezia Giulia has been formed at Trieste, with a capital of 
20,000,000 lire, for the production and distribution of electrical energy 
throughout the province of Venezia Giulia. 

Under the style of Soncini e Са, has been formed at Turin a 
company, with & capital of 500,000 lire, for the development in 
Italy and abroad of the Soncini electric resistance furnace. 

The Bocietà Anonima Splendor has been established at Milan 
(Via S. Maria Faloorina) for the manufacture of electrical apparatus. 
Its capital is 200,000 lire. 

With the title of Società Termoelettrica Piemontese S. T. E. P., 
has been formed at Turin а company, with a capital of 50,000 lire, 
for the manufacture of electric and heating apparatus. 

Tesio, Viola ө Billo have formed themselves into a company at 
Montanera (Mondovi) for the production of electrical energy. Capital, 
100, 000 lire. 

Enrico Knappworst e Ca. have been constituted a oompany at 
Milan (10, Via Canova), with a capital of 800,000 lire, for trade in 
electrotechnical articles. 

The Società Anonima Radiotelegrafica Italiana has been estab- 
lished at Milan, with a capital of 200,000 lire, for the manufacture 
of telegraphic and wireless apparatus. 

At Milan (Via Carroccio, 20) has been formed the Industria 
Milanese Motori Elettrici Rag. G. Bachella, Colombo e Ca, for the 
construction and repair of electric motors and transformers. 

There has been formed at Alba the Società Elettrica Indus- 
triale Albese, with a capital of 400,000 lire for the working of 
refrigerating plants and the distribution of electrical energy. 

The Società Imprese Forniture Elettriche, with & capital of 
200,000 lire, has been established at Bologna to carry out electric 
supplies contracta. A 

The Società Anonima Mulino e Trappeto Elettrico is the style of 
a company launched at Cupello, with a capital of 100,000 lire, for 
the erection and working of electrically-driven mills. 

Hamilton e Gorman have established themselves as a company at 
Genoz, with a capital of 100,000 lire, as electrical and mechanical 
engineers. 

There has been formed at Legnano, with & oapital of 250,000 lire, 
the Società Idroelettrica San Giorgio, for the purchase or generation 
of electric current for illumination purposes. 

At Milan (ria Tadino 52) Dottor Bortini e Са, has been con- 
stituted & oompany, capital 300,000 lire, for the manufacture of 
electrotechnical and other scientific рма. 

The Società Appareochi di Riscaldamento Elettrico has been 
established at Milan, with a capital of 200,000 lire, for the manu- 
facture of electric heating apparatus. 

With a capital of 310,000 lire, Bianchi, Pozzi, Todeschini e Ca. 
have been launched as a company at Milan, with works at 
Crescenzago, for the manufacture of electric station apparatus and 
for repairs, 


New Petrol Engine for Wireless.—A new 2-H.P. two- 
stroke petrol engine, suitable for wireless telegraphy and telephone 
work, is shortly to be put on the market by Mxssns. C. B. HARRISON 
002 LTD., of the Endurance Works, Sheepoote Street, Bir- 

gham. i 


New Japanese Enterprises.—Capital invested in banking 
апа other forms of business during the past five months aggregated 
2,159,740,000 yen, according to investigations conducted by the 
Bank of Japan. The figurescompiled by the bank show the follow- 
ing for the various lines of businesses for the period, and for the 
same pariod of the four preceding years; the figures are on a 
million yen basis :— 

1920 1919 1918 1917 1916 


Banking i x we 201 49 29 89 8 
Trust and monetary е 110 7 — — — 
Warehousing. Va vs 86 — — — — 
апе m T x 11 6 — — — 

peres "n T. e .. a 178 62 108 62 22 
Electrical is 2 a 199 40 — — — 
Shipping and railways "n 160 64 88 58 10 
Fi ery. [LJ ee ee ee 9 4 8 1 уны 
Manufacturing T .. 679 183 198 220 78 
Agriculture. 8 ys 54 8 15 2 TEN 
Commercial .. Ks os 628 198 319 68 16 


Reuter's Trade Service (Tokio). 


Book Notices.— Vickers News.” Vol. II, No. 21.— 
The August issue of this well-produced house organ contains 
articles on The Building of a Rigid Airship,” on the Rapid 
Handling of Oargoes by Pneumatic Conveyors," and an account of 
Messrs. James Booth's non-ferrous metal works at Birmingham, &c. 

"Technology Reporta of the Tóhoku Imperial University. 
Vol. I, No. 2. Sendai, Japan: Maruzen Co., Ltd. 1920.—Con- 
taining an account of a fundamental study of Japanese coal by 
Choózó Iwasaki. 

We have received а list of important publications issued by the 
American Society of Mechanical Engineers, 29, West Thirty-Ninth 
Street, New York. 

‘The Engineering Enquiry." By T. Thompson. Bristol: J. W. 
Arrowsmith, Ltd. Price 7s. 6d. 

Scientific Papers of the U.S. Bureau of Standards, No. 383, 
" Measurement of Hysteresis Values from High Magnetising 
Forces" (9 pp.), and No. 884 The Variation of Residual Induction 
and Coercive Force with Magnetising Force” (8 pp.). Washington: 
Government Printing Office. Price 5 cents each. 


British Industries Fair, 1921.—The Daily Chronicle 
states that the Department of Overseas Trade has entered into a 
contract for the use of the White City for holding next year's 
British Industries Fair (February 21st to March 4th). 


> 


Private Meeting.—C. W. Dixon, electrical engineer, 
la, Olark's Buildings, Shaftesbury Avenue, London, W.C.—The 
creditors interested herein were called together reoently ab the 
offices of Mr. G. W. Spencer, I.A., 139, Cannon Street, E.C., when a 
statement of affairs was presented, which showed liabilities of 
£378. The indebtedness to the trade was £239. The aseets were 
estimated to realise £306, or а deficiency of £79. It was stated 
that the debtor served for four years in the Grand Fleet, and 
started in business on his own acoount in March of last year, with 
a capital of about £25. Subsequently he borrowed £100 from 
Mr. Е. С. Simon, who was now a cash oreditor for that amount. 
The book debts were all good, while it was anticipated that the 
stock would realise the amount at which it was set down. Aftera 
short discussion, it was decided that a deed of assignment should 
be executed with Mr. W. Osborne, of Messrs. Corfield & Cripwell, 


Balfour House, Finsbury Pavement, E.C., as trustee. A committee 


was also nominated, consisting of the representatives о? the 
Electrical Supplies Oo., the Sun Electrical Co., and Mr. E. C. 
Simon. The following are creditors :— 


8tandard Metal Co.. 


Electrical Supplies Co. . . £91 : .. £11 
Johnson & Phillips px .. 16 Woodfall, H... id s .. 14 
Bun Electrical Co. - .. 69 


For Sale,—Re LrrHaANODR, LTD. (in liquidation).—The 
Receiver, Mr. F. A. Bell (of Messrs. J. Baker & Sons, Billiter 
House, Billiter Street) is offering for sale by tender, by August 25th, 
the leasehold premises, 190, Queen's Road, Battersea, and 177, Kirk- 
wood Road, Peckham, and the good will, plant, machinery, fittings, 
stock, and patents of the above company. 

Cardiff Corporation invites tenders for the following plant 
installed at Roath power station—two 300-kw. Musgrave-Westing- 
house vertical croes-compound 500/550-volt D.C. steam generators, 
with jet condensers. Full particulars are given in our advertisement 
pages to-day. 


Conditions Reiating to Egyptian Government Contracts. 
—In the Egyptian Journal Oficial the general conditions 
under which tenders are received for Government contracts 
ure set out. The conditions include the following :— 

The tenderer must be a person residing in Egypt, or must 
have a representative in Egypt, and will give in his offer an 
address at which notices may be served upon him. Every 
tender submitted in the name of an incorporated company 
must be accompanied by authenticated copies of the docu- 
ments defining the constitution of the company. Every tender 
submitted in the name of a private firm or partnership must 
be accompanied by such extracts, duly authenticated, from 
the partnership deed as shall suttice to show what persons 
are authorised to enter into contracts on behalf of the firm 
or partnership, and what persons are responsible for the due 
execution of such contracts and can give valid receipts on 
behalf of the firm or partnership. However, firms established 
in Egypt and having constant dealings with the Government 
may deposit with the Ministry of Finance authenticated copies 
of the above mentioned documents. In submitting tenders, 
these firms should then simply state that the documents in 
question have been во deposited, and that no subsequent 
changes in the constitution of the company, partnership, or 
firm have taken place. Each tender must be accompanied by 
a provisional deposit of 2 per cent. of the total value of the 
offer in money. Post Oflice orders or cheques on local banks 
will be accepted, but not cheques on banks abroad. The pro- 
visional deposit may be replaced by а letter of guarantee from 
an approved bank in Egypt to the effect that the bank will 
hold at the disposal of the Government & sum equivalent to 
10 per cent. of the total value of the contract in the event 
of the tenderer obtaining the same. Letters of guarantee 
from the banks abroad may also be accepted, but in that case 
the administration may require the endorsement of such letters 
of guarantee by an approved bank in Egypt. 

Within ten days after the &cceptance of the tender а sum 
equal to 10 per cent. of the total value of the contract will 
be deposited by the successful tenderer as security for the 
due execution thereof. This deposit must be either in cash 
(on which no interest will be allowed) or in Egyptian Govern- 
ment or other approved securities, calculated а& market value 
with а margin of 5 per cent. Cash may be paid to the con- 
tracting department or to the Ministry of Finance. Securi- 
ties will be deposited with the Ministry of Finance, in Cairo, 
or with the National Bank of Egypt, in Alexandria, or in 
London, for the account of the Government. 'The coupons 
maturing on these securities may be detached by the con- 
tractor. The deposit will be retained until the contract has 
been duly carried out to the satisfaction of the Government. 

In the case of unsuccessful tenderers, their provisional de- 
posit, if made in cash, will be returned to them; letters of 
guarantee will be returned to the bank which issued them, 
simultaneous notice being sent to the tenderers that this 
has been done. 

Contractors may effect а permanent deposit in cash or securi- 
ties with the Ministry of Finance, in Cairo, on which cer- 
tificates for provisional deposits may be granted to accompany 
their tenders, and also certificates for final deposit of 10 
per cent. on value of contract accepted. 

Tenderers are permitted to attend when tenders are being 
opened or be represented by an accredited delegate and hear 
the prices read out of the various tenders as opened.—Reuter’s 
Trade Service (Cairo). 
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Activity of the French Thomson-Houston Co.— The 
report of the French Thomson-Houston Co. shows that that concern 
has lately booked some important orders. In the first place, it has 
secured the order for the equipment of the Gennevilliers super 
station which the Union d'Electricité are having erected there; also 


Paris. In addition, the company has in hand a by no means small 
acheme of setting up electric haulage on the canals of the Marne 
and the Rhone, covering a distance of 350 km. 


Auction [Sales.—By direction of the Disposal Board, 
Ministry of Munitions, MEssR&, Haggis & GILLOW will sell by 
auction, on August 18th, at Shoreham Camp, Sussex, the camp 
buildings and equipment, inoluding the main switchboard, electric 
meters, and other electrical appliances. 

Assets AUCTIONS Oo., LTD., will sell by auction on August 18th, 
at 119-121, Newington Causeway, a quantity of electrical stores, &o. 

By order of the Disposal Board Ministry of Munitions, Мв. M. 
MARSHALL will sell by auction on September Ist and 2nd at the 
Central Stores depót, 83, Georgetown, Houston Station, near 
Glasgow, plant and machinery, including electric motors, generating 
sets, cable, electric cranes, electric fittings, &c; For full particulars 
geo advertisement pages to-day. 


Boller Makers' Wage Claim Rejected.—The Industrial 
Court has rejected the claim of the Boilermakers’ and Iron and 
Steel Shipbuilders’ Society for an advanoe of 7s, per week for 
boilersmiths employed in the running sheds of the Great Western 
Railway, and of advances varying from 5s. to 3s. for other grades. 
The rates of pay of the workers concerned, the award states, have 
been inoreased by 3s. per week from May 31st under an award 
relating to railway shopmen. The oompeny oontended that no 
advance should be given to the boilermakers, which would again 
upset their relationship with other skillel grades, and the Court 
agrees that it would be unwise to disturb the present relationship 
between the rates of the various grades of skilled oraftsmen.— 
Times. 


New Company.—Zhe Birmingham Gazette and Express 
states that under the title of BRITISH TIMKEN, LTD., a new all- 
British company has just been formed to take over the manu- 
facture of the well-known Timken roller bearings in this country, 
formerly carried on by the Electric and Ordnance Accessories Oo., 
Ltd. The capital is fixed at £50,000, and the head office and works 
are at Ward End, Birmingham, where a fully-equipped modern 
factory is already in existence, manufacturing these bearings on an 
extensive scale. 


LIGHTING AND POWER NOTES, 


-Australia.—Sypxry.—In order to avoid seriously over- 
loading the generating. plant, the City Council has prohibited the 
connection of electric radiators to the system during the hours of 
8.30 a.m. and 9.30’p.m. on Mondays, Tuesdays, Wednesdays, Thurs- 
days, and Fridays. Owing to the sudden advent of cold weather, 

will cause a great deal of discomfort to consumers. 


Bexley Heath (Kent).—BuLk SuPPLY.—The Urban 
District Council has abandoned a proposal to obtain a bulk supply 
from Woolwich owing to the heavy capital charges that would be 
required for converting machinery. 


Bath.— Loan Sancrionep.— The Electricity Com- 
missioners have sanctioned a loan of £34,000, part of the cost of 
new plant, &c. The balance will be sanctioned when the actual 
cost has been ascertained. 


Brighton.— YEAR’s WoRKING.—The total income of the 
electricity department for the past financial year was £158,062, as 
against £130,557 in 1918-19. Working expenses totalled £105,755, 
as against £86,476, leaving a gross profit of £52,307 (£44,081). 
The payment of loan charges and taxes resulted in a net profit of 
£18,874, an increase of £10,262 upon the previous year's gain. 
Sales increased by 858,443 units. 


Bristol,.—Joiwr AvuTHoRITY.—The Council has re- 
oeived & report from the Electrical Committee relating to the 
reoent provisional formation of & Joint Electricity Authority for 
the Lower Severn or West of England Electricity District. The 
Minister of Transport is prepared, if the Treasury agrees, to oon- 
struct transmission lines between Beachley, the Forest of Dean, 
Gloucester, and the Stroud Valley, at an estimated cost of £365,000, 
on the understanding that the authority is set up as early as prao- 
tioable. It is, therefore, expected that local authorities will take 
the necessary final steps to that end, and the Committee advises 
that Bristol shall join in forthwith.— Bristol Times and Mirror. 


Burnley.—LicENSING ELECTRICIANS.—The Burnley and 
District Building Employers' Association wrote to the local Elec- 
tricity Committee, last week, asking that the Corporation should 
obtain powers to examine the qualifications of electricians and 
others undertaking electrical work in the town, so as to prevent 
unqualified and unskilled persons doing the work, The Com- 


* 


mittee decided to take no action, as the Corporation is already 
empowered to refuse a supply where the lines, fittingsland apparatus 
are not in good condition. 


Buxton.— YEAR’S WorKiInG.—There was a loss of £3,378 
on working of the Council's electricity undertaking during the 
past year. 


Dartford.—LoaN  SaNoTIONED.—' The Urban District 
Council has received sanction to я loan of £12,106 for electricity 
purposes, | 


Doncaster.—Loan SamerroNED.—The Electricity Com- 
missioners have formally sanctioned the borrowing of £85,000 on 
account in respect of the amount of £106,850 included for plant, 
and state that as soon as the cost of the latter has been approxi- 
mately ascertained, they will consider sanctioning the balance. 


Glasgow.—New Sration.—The new station at Dal- 
marnock, the construction of which has been considerably retarded 
by the war, is to be formally opened on tember 2nd. Ite 
ultimate capacity will be 200,000 H.P., but only half of this plant 
is installed at present. 


Hereford.—SEVERN VALLEY SoHEME.—In consequence 
of urgent representations to the Electricity Commission, the Here- 
TTT 

apply for a ial order ө proposal to incl 
the Ledbury, Ross, and soyth-eastern rural part of the county in 
the Lower Severn Valle supply Scheme. Hereford already has 
a scheme for supplying the whole county, and the Commissioners 
have now permitted gne of the cables to be laid from Hereford, 
which is able, on the understanding arrived at, to proceed with 
ita entire scheme.—-7he Western Mail. 


Hornsey.— LixKkrNa Ur. — The Electricity Commis- 
sioners have agreed that the Town Oouncil shall retain the 
electricity undertaking, providing the latter is linked up to the 
Finchley station. А programme of extensions, which will cost 
£50,000, has been prepared. 


Ireland.—Hypro-ELEcTRic SCHEMES. — One of the 
Several projected schemes for the utilisation of water power in 
Ireland is the one which has its base in the locality of the Rosses, 
County Donegal. The proposal is that Loughanure should be 
barraged, so that it could be enlarged beyond its present size of 
three miles in length by three-quarters of a mile in breadth, 
taking several other streams and lakes into the catchment area. 
The power of the Loughs Dunlewy and Upper and Lower Nacung 
could be similarly reservoired and brought to Dowros by a cut, the 
fall being about 200 ft. Lough Owencarrow, which is part of the 
Rosses lakes system, could also be utilised, the estimated H.P. of 
the lakes mentioned above being nearly 5,000. The Oounty of 
Donegalis rich in short swift running rivers, and their amalge- 
mated energy would not be far short of 12,000 H.P. The swift 
rivers which empty into Gweedore Bay could be used for industrial 
purposes, and the co-operative system which has such a hold in the 
Rosses could be more fully expanded. 


Kingston-on-Thames.—LoaN.—An inquiry was held 
last week into the application of the Town Council for a loan of 
£15,900 for electricity purposes. There was no opposition. 


Knaresborougli.—W ATER PowER.— The District Council 
is in negotiation with Messrs. Vickers, Ltd., about the cost of a 
Scheme for generation of electricity for town supply by utilising 
the water power of the River Nidd. An expert has suggested that 
the provi of “ flash-boards *' 1 ft. deep on the crest of the weir 
would give а 10 per cent. increase of power, but would probably 
put the boat landing stage, one of Knaresborough’s chief 
attractions to pleasure seekers, under some inches of water. The 
most economic position for the plant, it was thought, would be the 
existing turbine-house at the linen mill of Messrs. Carson, and the 
firm is to be approached on the matter. 


Korea.—HYDRO-ELEOTRIO ScHEME.— A hydro-electric 
power scheme is contemplated on a large scale, with the object of 
utilising the waters of the River Hwangsu-won, a tributary of the 
River Yalu in South Hamkyeng (Kankyo) Province. The project 
is backed by the Oriental Development Co., and the capital to be 
raised is 10,000,000 yen. The Province of South Hamkyeng is 
rich in timber and minerals, and it is anticipated that there will 
be a large demand for electrical power. It is calculated that the 
installation will take three years to complete. The principal items 
of expenditure will be the power station, 3,153,850 yen; trans- 
mission plant, 975,000 уеп; and distribution plant, 866,435 yen. 
It is understood that the scheme has been approved by the 
authorities of the Government-General.— Board of Trade Journal, 


Lelcester.—N Ew SrATION.—The scheme for the erection 
of an additional generating station having been sanctioned by the 
Electricity Commissioners, formal application is being made for 
power to borrow £723,000, the estimated cost of the undertaking. 


_ Liverpool.—New  HousEs.—The Lighting Committee 
has instructed the city electrical engineer to carry out the work of 
wiring the new houses that are being built. 


Maxwelltown.— STREET LiauTING.—The Town Council 
has accepted the offer of the Damfries Electricity Supply Oo. for 
street lighting, at a cost of £940 for the installation, and energy at 
41d. per unit. 
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North Wales.—Evectricity District.—At а recent 
meeting of the Anglesey County Council the opinion was expressed 
that North Wales should be constituted a separate electricity 
district instead of being grouped with Crewe, Chester, Northwich, 
&c., as proposed. The Electricity Commissioners did not concur 
in this, and it was, therefore. decided to ask all the County 
Councils of North Wales to send delegates to a Conference, with 
the object of protecting the interests of their areas. 

New Zealand.—WELLINGTON.—The Wellington City 
Council has decided to borrow £300,000 for the purpose of extend- 
ing the city's power plant. The scheme includes the installation 
of one 3,000-Kw. and one 1,500-KW. steam generating set.— Hewter'« 
Trade Service, Wellington. 


Oldham. — APPLICANTS’ Prorest: — The Electricity 
Committee last week received complaints from would-be consumers, 
pointing out that although applications for supplies were granted 
in March, there had been no connections made yet. It was con- 
tended that the Committee should have told consumers of the 
dispute between the Electrical Trades Union and other workers. 
The Mayor said the matter was getting serious. Some time ago 
the E.T.U. stated that it would not connect up any work that 
had been done by either plumbers or non-Unionists. With a little 
reason on both sides, perhaps they could get out of the difficulty. 
The Mayor, vice-chairman and the engineer were appointed a sub- 
committee to interview the local Union. 


Portishead.— CHANGE OF SvsTrkM.—The Urban District 
Council has assented to the North Somerset Electricity Supply Co. 
changing the system of supply from D.C, to А.С. 


Rickmansworth, — Time EXTENSION. — The promoters 
of the Rickmansworth and Chorleywood Electric Light Order, 
1914, having applied for & further extension of time for 
carrying out the Order, the Urban District Council has informed 
the Commissioners that it considera that the time has arrived when 
{ће compulsory works should be carried out, or the Order cancelled. 


St. Anne’s.—YeEAR’s WonkING,—The report for the 
year ended March 31st. 1920, shows a total revenue to the electri- 
city department of £27,546, compared with £22,722 in 1918-19. 
Expenditure totalled £22,167, as against 4 18,989, leaving a gross 
profit of £5,079 (£3,733). The net result was a profit of £132. 


Somatra.—Hypro-E.ectric Powrr.—In connection 
with the concession granted for the purpose of generating hydro- 
electric power, needed for the manufacture of fertilisers, from the 
river Moesi, near Benkoelen, several features appear to be of 
unusual interest, and, it is etated, will result in considerable saving 
of cost in the construction of the works. | 

Amongst others, special mention may be made of the manner in 
which the dam will be built across the absolutely dry bed of the 
river, as well as of the proposal to make use of a by-station of 
50,000 H.P. in the second year of the work, 80 that the manufacture 
and organisation at the factory may be running smoothly, and & 
return be obtained upon the outlay long before the full power 
can be available for use. 

The surveys for the scheme are not yet completed, but it is stated 
that 150,000 Н.Р. will be obtainable from the turbines. at a cost of, 
in all probability, 100 guilders per H.P., and of not more than 133 
guilders. 

The cost of power per KW.-year is estimated to be about 12 
guilders, 

Several large firms of manufacturers in the United States are 
stated to be endeavouring to find capital to finance the scheme in 
the hope of thus being able to supply the necessary plant both for 


the works as well as for the construction of the same.— Beard of 
Trade Jurnal. 


Warrington.— EXTENSIONS NEEDED.— Representatives of 
the big Warrington manufacturing firms have met members of the 
Corporation Electricity and Finance Committees to discuss proposals 
with reference to the extension of the electricity works. The 
general opinion was that large and immediate extensions. which 
would involve a considerable expenditure, were necessary. The 
meeting was adjourned to enable the Corporation to submit proposals 
to manufacturers individually. and to ascertain how they could 
assist in financing the scheme. Inthe event ofthe propo:als going 
forward, one firm is prepared to assist to the extent of £50,040. 


West Ham.—Year’s WorKING.—The report on the 
electricity undertaking for the year ended March 31st last records 
a total income of £350,013, as against £253,914 for the previous 
period. The working expenses amounted to £310,777, compared 
with £227,312 for 1918-19, leaving a gross profit of £69,236, аа 
against £26,602. The net result, after payment of loan charges, 
&c., was a profit of £14,350, comparing favourably with last year's 
deficit of 4 24,975. The total number of units sold rose from 
38,216,253 to 41,028,470. 


Wrexham,—Inquiny.—The Ministry of Health recently 
conducted an inquiry into the circumstances under which the 
Corporation sought sanction to a loan of £17,260 fora boiler and 
accessories. The inspector considered that the Corporation had 
fully established its case, and thought it rather wonderfu! that the 
supply had been uninterrupted under such a handicap. The 
chairman of the local gas company urged an increase of charges, as 


the undertaking had cost the ratepayers & 6, 000 in working losses. 


TRAMWAY AND RAILWAY NOTES. 


Bolton.—lxTENsioNs.— There is every prospect of a 
through tramway service from Bolton to Accrington as the result 


of a Bill which ia being promoted by Bolton Town Council for 
dealing with tramway extensions. 


Brighton,—STRIKF.— The tramwaymen struck work at 
midday on Auguat 5th, and returned the cars to the depots. The 
trouble arose over grading for wages purposes ; the men complained 
that they had been placed in Grade 2, while Portsmouth, South- 
ampton, Bournemouth, &c.. men were in Grade 1, The amount in 
dispute was 18. per week. f 

Alderman Carden offered personally to pay the extra 18. for a 
month, and to refer the matter back to the Industrial Council, but 
said he could ‘not go behind the award of that body. The men 
refused the offer. 

The men eventually agreed to resume work on August ‘tb. the 
Tramways Committee having promised to give their claims full 
consideration. 

TRAMWAY FARHS.—There may be a distinction between the 
Corporation tramway fare to the racecourse and profiteering, but 
without some explanation, says the Daily Mail, it ia far too subtle 
for popular understanding. Ordinarily the fare is 2d. ; on race 
days it used to be 6d., but last week it was ls, 


Colchester.—Loss or Trarric.—The recent increases in 
the tramway fares have resulted in a falling off of traffic to the 
extent of 10,000 passengers per week, 


Continental, — France. — The Compagnie d'Orléans, 
which proposes to electrify 3,350 km. of its 7,787 km. system, has 
received permission to establish the requisite seven power stations 
on the Upper Dordogne and on its connecting lines Chavanon and 
Rhue. All the sections between Chateau-Roux in the north. 
Limoges. Perigneux and Agen in the east (with two spurs to 
Poitiers and Angoulème) down to the frontiers of the Midi, and the 
Paris-Lyon-Mediterrance railways in the south and east will be 
electrified. Initial power requirements are estimated at 280 
mill.-Kw.; for a later date at twice that figure. The annual saving 
in coal will be about 1'5 mill. tons.— Economic Lreview. 

SPAIN.—For the past ten days the electric tramways service 
of Lisbon has been completely paralysed, owing to a dispute 
between the company and the Municipal Council.— Keuter s Trade 
Scrriee. Lisbon. 


Darlington,— EXTENSIONS DEFERRED.—At a meeting 
of the Corporation on August 15th, the decision arrived at 
at the previous Council meeting to extend the tramway system 
from the Market Place to the Victoria Road entrance of Bank Top 
Station, at an estimated cost of £15,000, was rescinded. 


Doncaster.— WAcGEs.— Тһе tramwaymen are asking for 
an increase in wages over and above the recent award. The matter 
is being negotiated upon, but it is stated that if an agreement is 
not come to the men have threatened to strike. 


Halifax.— FAE Rervisron—aA proposal to restore the 


old pre-war stages, doubling the ld. stages and permitting the 
overlap system, haa been carried. 


Lincoln.— VEAR'S WonxiNG.—The report on the trawu- 
way undertaking for the year ended March 31st last shows a total 
revenue of £14,800, compared with £14,193 in 1918-19. Working 
expenses amounted to £11,887, as against £8,280; a gross profit of 
£2,913, against £5,913 in the previous year. The net result was a 
credit balance of £313. Last year £3,236 was transferred to the 
depreciation account. 


Liverpool. — PvRcuask oF Тивнт RAIL WAL. — The 
Ministry of Transport has forwarded to the Liverpool Tramways 
and Electric Power and Lighting Committee sanction to borrow 
£15,350, repayable in 30 years, for the purpose of acquiring and 
developing the Liverpool and Prescot Light Railway. 


Oldbury.—Tix& ExTENSION.— The Birmingham Council 
has applied for a year's extension of time for constructing the light 
railway to Quinton, ria Warley. 


South Africa, — RAILWA Y ELECTRIFICATION. — The 
announcement that the South African Railway authorities intend 
to proceed at once with the electrification of the Cape Town— 
Simonstown suburban line and the Natal main line from Durban 
to Pietermaritzburg, is of importance. The Union's railway 
administration will acquire experience with electrical working in 
the case of two sections of entirely different type—a suburban 
line with fairly dense passenger traffic and a difficult length of 
main line with severe gradients and curves and a very heavy 
freight traffic. Two large coal-burning power stations at Cape 
Town and Durban will be required in connection with the electri- 
fieation scheme, ала the necessary plant, together with the 
transmission and motive equipment, will represent a series of 
attractive ordera, There will be keen competition for the large 
contracts involved. The unsatisfactory p2rformance of recently- 
imported locomotives from the United Ststes may add to the 
likelihood of these orders being placed with British firma, but they 
will not come to this country unless the price and date of delivery 
quoted by United Kingdom manufacturers are satisfactory.— 
Limes Trade Supplement, | 
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Stockton.—TRAMwAY SALE.—Àt a meeting of the Town 
Council, on the 3rd inst., the award of the arbitrator on the 
&cquisition of the local tramway systems by the Corporations of 
Stockton, Thornaby, and Middlesbrough was submitted. The price 
to be paid by the three Corporations is £390,466, in addition to 
which an amount is to be paid for stocks upon valuation, to be 
made at the time of transfer. The costs of the arbitration have 
also to be borne by the Corporations. The capital expenditure of 
the Tramway Co. was £282,948, and its claim was for £563,340; 
the Corporations offered £281,766. 

ELECTRIO VEHICLES.—Subject to the sanction of a loan, the 


Town Council has decided to purchase, at £1,497 each, two two-ton 


electric vehicles for the collection of refuse. 


South America.—RAILWAY ELECTRIFICATION.—4À con- 
temporary states that a contract, amounting to nearly $2,000,000, 
for the electrification of the first main-line railway has been awarded 
to the International General Electric Co., over the line of the Paulista 
Railway Co. between Jundiaby and Campinas, Brazil, a distance of 54 
km., or about 28 miles, or of double-track construction the total mile- 
age, including switches and extra track, amounts to 76 miles. The 
equipment to be supplied consists of eight freight and four passenger 
engines, material for the transmission line and sub-station, and a 
3,000-volt overhead equipment. The project anticipates further 
extensions amounting to 100 additional miles of route, which 
may eventually bring the total electrification up to 128 miles, 
extending between Jundiaby and San Carlos. Power for the 
operation of the lines will be supplied by the San Paulo Light and 
Power Co. at 88,000 volts, 60 cycles. The locomotives will be of 
the geared type, 3,000-volt, D.C.! The freight locomotives will weigh 
100 tons each, all weight on driving axles, and the passenger 
engines 120 tons, equipped with two axle guiding trucks at each 
end. All of them will be equipped with regenerative braking 
apparatus. The design parallels closely the Chicago, Milwaukee and 
St. Paul electrification, while the locomotives will be almost 
duplicates of those used so successfully in the Butte, Anaconda and 
Pacifico Railway, except for slightly increased weight and the 
addition of regenerative braking. It is expected that the new line 
will be in operation in July, 1921. 


St. Helens.— LEASING or TRACK.—The Tramways Com- 
mittee recommends the leasing of the track and equipment from 
Brooks Bridge to the King’s Arms to Liverpool Corporation. 


Sunderland.—HoripAYys.— There is some prospect that 
the strike of skilled men at the Corporation tramcar sheds will be 
settled by acompromise. The men struck over three weeks ago 
because of the refusal of the Corporation to grant 12 days’ annual 
holiday with pay, which had already been conceded to skilled men 
in non-trading departments, on the ground that it was never 
intended to give the holiday to these men. This led to a fresh 
application from all the men concerned for a holiday, and a special 
committee has decided to recommend the Town Council to grart 
seven days’ annual holiday with pay to skilled men in all depart- 
ments of the Corporation—including tramways—providing they 
have 12 monthe’ consecutive service with the Corporation. If 


the Council approves the recommendation, the men will probably | 


accept it. 


TELEGRAPH AND TELEPHONE NOTES. 


Canada.—Press CoNFERENCE.—On the opening day, 
August 5th, of the Imperial Press Conference at Ottawa, 
greater facilities for the interchange of cabled news was dis- 
cussed. The present condition of cables was worse than that 
prevailing before the war, it was said, and Sir C. Stuart, 
representing The Times and Daily Mail, in seconding a re- 
solution that was carried unanimously, ''that the Empire 
and the world should be provided with,the advantages of 
wireless telegraphic and telephonic communication," said, 
however, that the newspapers were difüdent about the use 
of wireless for the transmission of news, as it was a medium 
which might be tapped by rivals. Mr. Burroughs, news 
manager of the Marconi Co., explained that there was no 
danger of high-speed wireless messages being tapped. The 
Conference disposed of the cable question by a resolution 
calling upon the Empire Union to take immediate steps to 
secure facilities for better, quicker, and cheaper conveyance 
of news throughout the Empire. 


Devizes (Wilts.).—W REESS SraTioN.—The wireless sta- 
tion which was erected during the war, but was not com- 
pleted, has been taken over by the G.P.O., and is to be 
refitted by the Marconi Co. for long-distance communication 
(1,000 miles) with vessels at sea. 


Finland.—New CABLES.— The Store Nordiske ’’ Telegraph 
Co. is to erect a new cable station at Helsingfors. The agree- 
ment with the Finnish Government is valid for 90 years. А 
similar arrangement has been made with Latvia, where a new 
station. commenced operations in May of this year. Agree- 
ments have been concluded with Esthonia, Lithuania and 
Poland. The company has issued credits to Finland of Kr.4 
million for the construction of new telegraphic and telephonic 
lines of communication. It has issued loans to various foreign 
States for this purpose, amounting in all to Kr.16 million.— 
Economic Review. 


France.—CoMMERCIAL WIRELESS.—In order to improve the 
Lyons silk market, a request has been made to the postal 
authorities for permission to use the wireless station near 
the city for the transmission of daily market rates to and 
from the Far East. It is found that а delay of 10 or 12 days 
necessitated in the case of messages by cable, seriously 
hampers business. The wireless station is already used by 
а Japanese business agency and by the American Press.— 
The Times. 

India.— NEW TELEPHONE SERVICE.—On July Ist last a new 
trunk telephone service, with а charge of 1 rupee for а 
three-minute conversation, was opened to the public between 
Bombay and Poona. 


Italy.— NEW TELEPHONE SERVICE.—The Italian Government 
is occupied with a scheme to establish telephonic communica- 
tion with Albania (telegraphic connection already existing). 
The projected line will start from Rome, and will be carried 
under the sea to Valona, and end eventually at some important 
Greek centre. The exact length of the existing Otranto- 
Valona telegraphic cable is 99 km., but а new point of de- 
parture will probably have to be chosen for the telephone line, 
the length of which, in consequence, may be about 106 kilo- 
metres. The Società Pirelli has been instructed to draft the 
necessary plans. 


Malta.—SrcreT WIRELESS.—A wireless telegraph outfit has 
been discovered by fishermen off Melleha Bay; it was 
anchored in 20 fathoms of water with the masts апа working 
parts below the surface to a depth of 8 fathoms. The ap- 
paratus, which is said to be complete in every detail, and 
of German manufacture, was removed by the dockyard autho- 
rities for expert examination. 


Ships’ Wireless.—Nrw RuLEs.—The Board of Trade has 
made new rules under the provisions of the Merchant Ship- 
ping (Wireless Telegraphy) Act, 1919, which refer to the 
provision of wireless telegraphic apparatus, operators, and 
watchers on board coasting trade vessels exclusively employed 
between ports in the British Isles. The rules, dated July 
10th, 1920, will come into operation, says the Board of Trade 
Journal, on September Ist, 1990, and will apply to vessels 
carrying under as well as over 50 persons, including the crew. 


Telephone Service.—The P.M.G. in Parliamentary papers 
states that the number of telephones per 100 of the population 
is approximately as follows: U.S.A., 13.6; Sweden, 6.4; 
Norway, 4.4; Germany, 2.2; United Kingdom, 2; France, 1; 
and Italy, 0.3. 

United States.—TeELErPHONING OVER E.H.T. LINES.—At last 
successful telephone communication has been conducted over 
live high-tension lines by the American Gas & Electric Co. 
which has been convinced thereby that the method employed 
will solve one of its most important problems, namely, insur- 
ing a reliable and less expensive mode of communication 
between its load dispatchers and interconnected stations. The 
test which proved the practicability of the method was 
conducted during July, says the Electrical World, between 
two of the company's stations, over а live 11,000-volt, 60-cycle 
transmission line, 12 miles (19.2 km.) long. Between the 
transmitting and receiving sets were the windings of the 
power transformers at both ends of the line and an under- 
ground cable, making the equivalent length of transmission 
about 21 miles (33.6 km.). 'Тһе system employed works on 
the principle of the wired or directed wireless, and involves 
the use of apparatus to tune out the power-circuit frequency. 
The carrier current for the communications had а frequency 
in excess of 5,000 cycles. The transmitting and receiving sets 
were connected with the 2,300-volt buses at each station, but 
they could have been attached to the 440-220-volt circuits 
with just as satisfactory results according to engineers who 
have developed the system.  Owing to the fact that the 
invention is still in the patent stage, details of the apparatus 
and connections cannot be obtained at this time. Among 
the chief advantages of the scheme are that the investment 
and maintenance expense connected with private telephone: 
lines are eliminated, the necessity of paying high rental 
charges for leased telephone lines is avoided, no interference 
from power circuits or static is experienced, no disturbance 
tío neighbouring telephones is produced, the system can be 
used with any voltage transmission, the possibility of the 
power circuits breaking is remote, and even if they all fall 
to the ground communication can still be maintained pro- 
vided there is not a dead earth on the lines. The invest- 
ment for apparatus will be only about $500 a station, that is 
more economical than an ordinary wired telephone system, 
and especially so the further apart the stations are. Accord- 
ing to the operators who communicated over the system the 
audibility is higher than with ordinary telephones. The 
American Gas & Electric Co. is planning to apply the com- 
munication scheme to all of its properties in various parts 
of the United States for system load dispatching. 


New Caste DisruTE.—American destroyers are patrolling 
the Florida coast to prevent the British cable ship Colonial 
(which has been instructed by the British Embassy at 
Washington to suspend operations pending further instruc- 
tions) landing а cable at Miami which the Western Union 
Telegraph Co. is laying from Barbados to connect with the 
British cable from the latter place to South America. The 
U.S. Government's intention is to prevent the laying of the 
cable pending the meeting of the International Communica- 
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tions Congress at Washington on September 15th, when the 
matter is to be discussed. A British cable company has а 
virtual monopoly of cable rights in Brazilian waters, although 
an American concern desires to initiate a direct line from the 
U.S.A. to Brazil. Permission to land the cable has, there- 
fore, been deferred pending the determination by the State 
ent ene me күк of the ludin оо 
$ with the British. company would not further 

ne the British monopoly. 

WIRELESS-STEERED SHiP.—Some time ago the U.S.A. Naval 
authorities announced that the old battleship Iowa was to 
be fitted with apparatus to permit of her being steered by 
wireless telegraphy. It is now announced that when her 
boilers have been converted to burn oil, she will be used as 
„ке! by the Atlantic Fleet, and will be controlled by 
wireless. 


Wireless Telegraphy.—P.M.G.'s Certiricate.—H.M. Sta- 
tionery Office has issued an official pamphlet (ref. (37) 10,820 
Wt. 9,136, 451/582) on the impending changes in the scope 
and method of conducting examinations for the P.M.G.'s 
certificate in wireless telegraphy. | 


CONTRACTS OPEN AND CLOSED. 
(The date given in parentheses at the end of the paragraph indicates 
the issue of the ELEOTRIOAL REVIEW, in which the “ Official 
Notice” appeared. 


OPEN. 


Australia. — Commonwealth Government. November 
24th. ` -Protected cable terminals and cable distribution boxes. 
Specifications &c., will be available at Australia House, Strand, 
W.C.—Reuter's Trade Service. (Brisbane). 


Birmingham. — September 1st. Salvage Committee. 
Two 100. Kw., 440-v., D.C., compound-wound, steam-driven gen- 
erating sets, complete with surface condenser and switchboard. 
(July 30th.) 


Blackpool.—4August 27th. Corporation. Two water-tube 
boilers, superheaters, economisers, stokers, &c.; two seta of induoed 
draught plant ; coal conveying, &c., plant. (July 16th.) 


Bradford. — September 9th. ^ Electricity Committee. 
Contract R. 159. No. 4 boiler house and equipment, including 
buildings, water-tube boilers, economisers, induced draught plant, 
feed pumps, coal-handling plant and piping systems. (August 6th.) 


Chlle.— February, 1921. The Chilean Legation at Paris 
(23, Avenue du Bois de Boulogne) is asking for tenders for the 
supply and installation of electric power in the first zone of the 
тет railways. Sealed tenders аге returnable before February Ist. 


Croydon. — September 8th. Tramways Department. 
Supply and installation of a new feeder cable. (See this issue.) 


Dublin.—August 17th. Electricity Supply Committee. 
Soot evacuating apparatus of the Vulcan type. (See this issue.) 


Edinburgh.—September 6th. Electricity Department. 
Converting plant for Portobello generating station and sub-station. 
Specification No. 26. (August 6th.) 


France. — Paris. — September lst. Supply of three 
tenders for multiple-commutator switchboards, for the central 
telephone offices at Saint Germain-en-Leye, Montreuil-sous-Bois 
and Boulogne-sur-Seine respectively. Particulars of the Direction 
e Mm Téléphonique, 4e Bureau, 103, Rue de Grenelle, 


London. — WALTHAMSTOW. — September 8th. Urban 
District Council. Electricity Department. Two water-tube boilers 
and economisers; one 5, 000-Kw. turbo-alternator and condensing 
plant; one 1,500-Kw. and one 1,000-Kw. rotary or motor con- 
verters; one natural-draught cooling tower; E.H.T. and L.T. 
switohgear; E. H. r. cables. (See this issue.) 


Manchester, — August 30th. Electricity Committee. 
Barton power station : 33,000-volt, 3-phase trunk feeders (26 miles), 
pilot cables (104 miles), telephone cables (19 miles). Specification 
B. 7. (August 6th.) 

August 24th. Electricity Committes. Опе steam turbine-driven 
boiler-feed pump, for Stuart Street generating station. Mr. F. E. 
Hughes, Secretary, Electricity Department, Town Hall. Deposit 
£1 1s. (returnable), 

September 2nd. Markets Committee. Pumps, motors and fittings, 
for Smithfield and Elm Street cold stores. Specifications, &c., from 
General Superintendent, Markets Department, Town Hall. 

September 20th. Electricity Committee. Six 33,000-volt, 19,500 
K.V.A., 3-phase static transformers, house service and testing trans- 
formers. (August 6th.) 


Nuneaton.— September 20th. Electricity Department. 
H. and L. T. switchgear, connecting cables and accessories. (See 
this issue.) 


Portsmouth. — August 17th. Tramways Committee. 
Stores for twelve months, including insulating materials, overhead 
line equipment, &c. (July 30th.) 

August 25th. Electric Lighting Committee. Опе 4.000-KW. 
turbo-alternator ; two water-tube boilers, each of 30,000 lb. per 
hour capacity. (July 30th.) | 


South Africa.—JOHANNESBURG.—September 6th. Gas 
and Electric Supply Department. Olass A. One or more light 
electrio passenger vehicles. Class B. One or morelight eleotric 
delivery vehioles. (See this issue.) , 


Spain.—September 218t. Spanish Department of Public 
Works in Madrid. Concession for the construction апа working, 
during & period of 60 years, of an electrio tramway between 
Mataro and Agentona (Province of Barcelona). 


Stockton-on-Tees.— August 30th. District Fund, Gas 
and Electricity Committees. Articles ani stores for six monthe. 
(Seo this issue.) 


Uganda. December 20th. Government of the Uganda 
Protectorate. Tenders invited for a concession of a portion of the 
Ripon Falls of the Nile. See this column in our issue of Jaly 30th. 


Warrington,—September 7th. Electricity and Tramways 
Committee. Surface condensing plant. (August 6th.) 


CLOSED. 


Aberdare.— 
Overhead equipment, underground and overhead feeders, for tramways 
extension.— Messrs. Clough, Smith & Co., Ltd. à 


Basingstoke. — 


Contract for lighting of St, Stephen's Chapel ; also for lighting of houses 
under housing scheme, placed with Messrs, Bennett, Bardwell & Co. 


Blackburn.— Corporation: — | 


Installation of electric lighting in municipal houses in Green Lane.— 
Jos. Cort (Darwen), Ltd. | 


Canterbury,—Town Council : — 
Electric water-van.—Messrs. Newton, £',123, 


Dartford.— Urban District Council :— 


General Electric Co., Ltd.—Rotary converter, £7,125. 
Johnson & Phillips, Lid.—Cable and switchgear for converter, £1,228; 
mains extensions, £1,237, 


Liverpool.—Merasey Docks and Harbour Board :— 


Metallic-filament lamps.—The Corona Lamp Works, Ltd., and the Electric 
Lamp Factors, Ltd. 


Manchester.— Tramways Committee.—A c:epted :— 
‘lramway rail bonds.—British Insulated & Helsby Cables, Ltd. 


Electricity Committee. Accepted: 

Two 2,350 K. v. A., 3-phase transformers.—Ferranti, Ltd. 

Cable.—Enfield : Ediswan Cable Works, Ltd., Connollys (Blackley), Ltd. 
Cable and stores for 12 months to June 30th, 1921 :— 

Cable.—British Insulated & Helsby Cables, Ltd.; Callender's Cable & 
Construction Co., Ltd.; Western Electric Co., Ltd.; Enfield Ediswan 
Cable Works, Ltd.; Johnson & Phillips, Ltd.; W. T. Henley's Tele- 
graph Works Co., Ltd.; Macintosh Cable Co., Ltd.: New Gutta-Percha 
Co., Ltd. 

Adhesive tape.—L. Andrew & Co. 

Blackley's tape.—Connollys (Blackley), Ltd. 

Dry batteries and flash lamps.—Siemens Bros. & Co., Ltd. 

Box compound (for E.H.T. work), resin oil and Bettete tape.—Callender's 
Cable & Construction Co., Ltd. 

Box compound (for L.T. work).—Dussek Bitumen Co. 

Carbon brushes.—Le Carbone, Morgan Crucible Co., Ltd. 

Crucibles.—Morgan Crucible Co., Ltd. 

Dynamo brushes and copper tape brushes.—W. Patterson, Ltd. 

Earthenware cable bridges.—Doulton & Co., Ltd. 

Earthenware pipes and bends, &c.—Doulton & Co.; Isherwood Bros., Ltd. 

Fuse boxes н months only).—Siemens Bros. & Co., Ltd. 

Insulating cloth.—L. Andrew & Co. 

Insulators.—Bullers, Ltd.; Doulton & Co., Ltd. 

Auto-balancers and auto-transformers.—General Electric Co., Ltd. 

Static transformers.—Ferranti, Ltd. 

E.H.T. trifurcating boxes.—British Insulated & Helsby Cables, Ltd. 

L.T. trifurcating boxes.—]ohnson & Phillips, Ltd. 

Tubing and accessories.—Brotherton Ediswan Tubes & Conduits, Ltd. 

Tubing and fittings-.—Simplex Conduits, Ltd. 

D.C.C. wire (six months only).—London Electric Wire Co. & Smiths, Ltd. 

Wire (resistance and bending).—Bruntons, Connollys (Blackley), Ltd. 

Fuse wire.—Hawkins Bros. & Co., Ltd.; F. Smith & Co. 

Main and auxiliary switchgear for Barton Station.—British Thomson- 
Houston Co., 


Housing Committee. Accepted :— 


Electric lighting of houses on the Mount Road Estate, Gorton.—]. Arm- 
strong. 


2 — — 


U.S.A. Generating Statlon Statistics.— According to 
reports filed with the Public Service Commission, the gas com- 
panies and electricity works in New York City in 1919 consumed 
a total of 3,453,408 tons of coal. Of this quantity the gas com- 
panies used 1,645,619 tons of coal and coke, and the electricity 
works used 1,806,789 tons of anthracite and bituminous ooal. 
Figures based on reports obtained from over 8,000 central stations 
give an average, says Power, of 3 lb. of coal per KW.-hour ; the 
most economical plants operate on about 1°56 lb. An analysis of 60 
of the large electrical power systems in the U.S.A. shows that 49 
generate at 60 cycles, six at 25, four at 60 and 25, and one at 50 
cycles А.С. There are approximately 41 million k. v. A. of 60-oycle, 
1} million k. v. A. of 25-cycle, and 160,000 k. v. A. of 5Q-oysle 
generating capacity installed on these systema. 
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PROF. JOHN PERRY, D.Sc, LL.D, F.R.S. 


By PROF. H. H. TURNER, F. R. S. 
CGeneral Secretary, British Association.) 


THE comparatively sudden death of JoHN PERRY came as a 
great shock to his many friends. It is true that he had 
been already six years in retirement from active teaching, 
that his years had reached three-score-and-ten, and that he 
was not robust; but nevertheless, vitality seemed to 
radiate from him ; no company could be insensible to the 
keen interest which beamed from his spectacles, or to his 
jolly laugh ; and if the conversation should drift towards 
controversy, in which Perry’s Irish blood seemed to delight, 
even opponents could enjoy the aggressive things said with 
so much good humour (in all senses). In Perry’s presence 
there was nothing to suggest collapse, But the trouble 
which recently led him to take a long voyage was apparent! 
more serious than was thought; he returned without muc 
benefit, ultimately took to his bed, and, after a few days’ 
serious illness, died peacefully on August 5th. 


The most important link with the outer world thus 


snapped is his Treasurership of the British Association, 
which he took over from Oarey Foster in 1904. He was 
earnest in this work as in all other, and was gathering 
fonds with which to meet the emergency caused by the 
war. But his interest in the work of the Association did 
not begin or end with this office; as President of the 
Education Section, he gave a vigorous address at Sydney, 
in 1914 ; and he presided over the Engineering Section, in 
1902, at Belfast, in the very lecture-room in which he had 
begun hia own early studies in 1863. His address on the 
training of engineers opened а discussion (jointly with the 
Education Section) on that great topic. Perry caught the 
attention of his audience by. quoting from H. G. Wells 
the distinction between the degraded, useless, luxurious, 
pleasure-loving people doomed to the abyss” and the galt 
of the earth, or saviours of society," who had an engineer's 
training and possessed the engineer’s methods of thinking ; 
and thereupon proceeded to recall the debt he owed to 
James Thomson and others who had taught him, and to 
appreciate their methode. They revealed to the student 

he himself was а man, that mere learning was unim- 
portant, that one's own observation of some common 
phenomenon might lead to important results unknown to 
the writers of books." Perry was warm and generous in his 
acknowledgments. It has often been stated that he had the 
first public school physical laboratory at Clifton in 1871, 
and the first school workshop ; but in a footnote to this 
address he acknowledges the priority of the Rossall work- 
shop, and continues: These ideas were not mine; they 
were those of the head master [ Dr. Percival]. 

It was natural that such а man should do specially good 
work in collaboration, and his ралар with Ayrton is 
world-famous. It began in Japan, whither he went in 
1875, after four years’ work as a schoolmaster at Clifton. 
It is noteworthy that Dr. Percival, who had a keen eye for 
ability in his staff, appointed Perry at the early age of 20 


to carry out the novel ideas above mentioned. But he felt 


the need of a wider horizon, and ultimately joined the small 
band of teachers invited by Japan to instruct them in 
Western civilisation. The instruction was so effective and 
so rapid that the Japanese Government soon found iteelf 
able to bid a courteous farewell to its benefactors, and entrust 
the continuation of the good work to their pupils. But the 

ing was, nevertheless, so far from absorbing all the 
available energy, that a stream of important memoirs issued 
from the same source. [Possibly their production was a 
not unimportant part of the teaching.] Ayrton and Perry, 
for instance, made the first determinations of the dielectric 
constant of gases, and there followed an important memoir 
on the significance of this constant in the definition of the 
electrostatic unit of quantity. They wrote on the viscosity 
of dielectrics, the theory of terrestrial magnetism, electro- 


lytic polarisation, contact electricity, telegraph tests; the 


volume of work was so great as to draw from 
Clerk-Maxwell the jest that the “centre of elec- 
trical gravity seemed to have shifted to Japan.” Things 


specially Japanese were not neglected; the partners gave 
an ingenious solution of the problem of Japanese ** magic” 
mirrors, and joined in the general interest in earthquaker. 
Perry continued to follow the seismological work of his 
friend Milne till the day of his death, and Milne’s 1896 
Seismological Report contains the description of a “ Perry 
tromometer,” the only fault of which seems to have been 
its too great sensitiveness. The collaboration with Ayrton 
survived the return of both partners to England ; together 
they invented a surface-contact system for electric railways, 
which guaranteed an absolute block, and on taking over 
telpherage after Fleeming Jenkin’s death they used this 
device. They invented a clock meter and motor meter, 
from which, owing to the vagaries of patent laws, other 
people made vast fortunes; and they produced the first 
electric tricycle in 1882. After producing more. than 
70 memoirs, the partnership was dissolved soon after their 
ammeter received a silver medal at the Paris Exhibition of 
1889, the last joint peper appearing in 1891, after which 
date they found it more convenient to work separately. But 
the friendship was not dissolved, and Perry was one of the 
friends chosen to make Ayrton's funeral orations. | 

He has told, with much enjoyment at the recollection, 
the story of his first meeting with Sir William Thomson, 
with whom he worked for a time in 1874-5, and for whom 
he always retained the deepest veneration. Thomson having 
come across a question to which he understood Perry had 
paid some attention, he wrote to ask him to call, and 
left word with his servants and assistants that Perry was to 
be admitted whenever he should appear. This happened to be 
when Thomson was giving а lecture, but the instructions 
were carried out, and suddenly Perry found himself in the 
presence of a large class, for whose benefit Thomson was 
writing on the blackboard. Without the least hesitation or 
enibarrassment the lecturer asked the class to excuse him 
for a few moments, rubbed the board clean, and used it to 
make diagrams of the matter on which he wished to consult 
his visitor ! 

Perry left Japan in 1879. Ayrton had come home the 
year before, and (with H. E. Armstrong as the only other 
Professor) had started technical instruction at what came 
to be the City and Guilds of London Technical College, 
Finsbury, his first class consisting of one old man and a boy 
of 14. Perry joined him in 1881, and under these three 
great educational pioneers—Ayrton, Armstrong and Perry— 
progress was very rapid. Perry remained 15 years at the 
College, and while there wrote his Practical Mechanics 
(1888), and his well-known “ Spinning Tops” (1890), the 
latter being substantially a British Association lecture to 
working men. But his appointment at the Royal College 
of Science in 1896 led to a more copious educational ouput. 
* The Calculus” and * Applied Mechanics " both ap 
іп 1897, * Steam and Practical Mathematics in. 1899, and 
“ England's Neglect of Science ” in 1901, the year in which, 
at the Glasgow meeting of the British Association, he 
opened a crusade for the better teaching of mathematics— 
a crusade still in vigorous prosecution, though ita opener be 
now gone. Probably the effecta of Perry's educationgl work 
will be even more permanent than his engineering achieve- 
ments, though these extended to the close of his life, which 
was marked by a notable contribution to the theory and the 
practical improvement of the gyrocompass. 

Again, we note that this last work was done in the 
happiest circumstances of collaboration—with his nephew 
by marriage, Mr. S. G. Brown, F.R.S. А few dates and 
details may be added: he was born in Ulster on February 
14th, 1850, the second son of Samuel Perry, of Garvagh. 
Ability has shown itself in several other members of the 
family, both in his own generation and the next. He 
married Miss Alice Jowitt, of Sheffield, who died in 1904, 
and was buried in the churchyard at Wendover, where they 
had a country cottage ; there, too, her husband was laid on 
August 8th. "There were no children. In boyhood, Perry 
attended classes at the Model School, Belfast, and later 
went {о Queen's College. He was a Whitworth Scholar, 
Peel’s Prizeman and Gold Medallist. He was elected F.R.S. 
in 1885, and received honours from various Universities. 
An invitation to receive an Honorary Degree.from the 
University of South Wales reached him, and gave him 
pleasure only a few hours before his death. | 
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NOTES. 


ParHamentary.—RoyaL ASSENT.— The Royal Assent 
has been given to the following Acts :— 
Airdrie and Coatbridge Tramways Order Confirmation Act, 1920. 
Dunfermline and District Tramways Order Confirmation Act, 1920. 
Tramways Orders Confirmation Act, 1920. 
Wrexham District Tramways Act, 1920. 


Central London and мора District Railway Co.'s (Works) Act, 1920. 
Hastings Tramways Act, 1920. " 


Edinburgh Boundaries Extension and Tramways Act, 1920. 


Coal Mine Regulations.—The Home Secretary notifies in 
the London Gazette that on July 80th he made general regulations 
under Sec. 86 of the Coal Mines Act, 1911, to apply to all mines 
under the Act, and relating to safety precautions and the use of 
electricity on the surface. 


Government Amalgamation of Electrical Enterprises in 
Japan.—A dispatch from Tokio (Reuter’s Trade Service), dated 
June 18th, says :—“The expansion of electrical enterprises in 


Japan was one of the most prominent features of the war-trade . 


boom. With the sudden slumps in the financial world, and the 
refusal of bankera to advance credits, however, many of these 
schemes have become unworkable, and the Government is now intend- 
ing to amalgamate all electrical enterprises, thus hoping to stabilise 
the industry. How greatly the shortageof funds has affected the trade 
may be seen from the fact that the Nippon Electrical Association 
and other similar big enterprises have been applying to the Bank 
of Japan for funds. The Ministry of Communications, which has 
also been asked to render assistance, is apparently of opinion that 
the advance of capital to the promoters is a temporary measure, 
which will not place the industry on a permanent basis. The 
Government, therefore, issued instructions to Prefectural Governors 
in June that electrical industries should be amalgamated, under 
the direction of the local authorities, and that power enter- 
prises should be manazed on a greater scale than now planned. 
In the opinion of the Ministry of Communications, this amalga- 
mation of plans and the enlargement of enterprises will not only 
render the exploitation of water power easier and more economical, 
but will also make it easier for the promoters to raise capital. The 
advance of capital asked for is considered of secondary importance 
by the Government. 


Transformation from Two to Three-Phase.—A new 
method of transforming electrical energy from two-phase to 
three-phase and rice versá is outlined in the February Bulletin of 
the Sohweitzerischer Elektrotechnischer Verein and in the March 
7th issue of Elektrotechnik und Maschinenbau. The advantage 
over the Scott method consists in the use^of a normal three-phase 
transformer suitably wound, instead of two single-phase trans- 
formers, which leads to a lower initial cost. The new method is 
also simpler than the arrangements devised by Stern and the Gesell- 
schaft für Elektrische Industrie. It is aleo shown that the transi- 
tion from two-phase 40-cycle supply to three-phase 50-cyole supply, 
which is commonly being carried out in Switzerland and Austria in 
order to connect existing systems to the long-distance distributing 
systems, can be effected by very simple re-connections of the trans- 
former windings that can be carried out on the site. The voltages 
on load are better balanced than in the Scott system. The 
originator of the system now described is J. Kiibler, particulars 
being given in Swiss Patent No. 82,681. 

The accompanying figure shows the arrangement of the secondary 


ARRANGEMENT OF TRANSFORMER SECONDARY WINDINGS. 


windings of the transformer, the primary being a normal three- 
phase winding in star or mesh connection. 

One limb of the transformer carries the winding u'—(x ү), the 
second the winding v'—(x Y), and the third the windings u-, 
U'—v!,and v'—v, If w, is the number of turns on each of the 
atar-connected portions of the secondary winding and wi the 
number of turns on each of the portions 0—0! and v'—v’, then 
W Ww. = sin а/вїп 8 = sin 15*/sin 45°, and w. = (43 — 1) w,/2. 
Ik І, is the current per phase on the two-phase side, the sections 
0—0' and v—v! carry the current 1, the sections (x Y)—U' and 
(x v) -v! oarry currents r4 2/./3 displaced 60° from each 
other in phase, and the section U'—v! carries the current 
1; (3 — 1) 6 or approximately 0'8 1,. The latter section acts as 
an equalising winding, that renders the symmetrical transformation 
from three to two-phase possible. | 


А calculation of the total copper losses shows that if a E. v. A. 
to be transformed from two to three-phase, the three-phase 
transformer required is one of which the normal rating is 1°07 a. 
The article discusses the 40 to 50 cycle, two to three-phase change 
referred to above, and shows how it may be carried out, and it 
appears that after the change the output of the transformer may 
be increased 30 per cent. for equal heating. 

The connection shown in the figure is given for a two-phase 
system with common third wire, but connection for a two-phase 
system with four wires may also be obtained by a modifoation of 
the arrangement.— Technical Review. 


Fatalities.—An inquest was held at Redcar last week on 
Harry Martin, aged 51, a plater's helper, of Midclesbrough, who 
was killed by an electrio shock at the Warrenby steelworks, of 
Messrs. Dorman, Long & Co., Ltd. It was stated that deceased 
and a boilersmith were completing repairs to an electric orane. 
Instead of approaching the electrician, Martin asked a fitter who 
was working in the driver's cab if the switches were out. All 
those in the cab were off, and the fitter, thinking that these cut off 
the power from the whole crane, replied '" Yes" Almost immedi- 
ately Martin collapsed, and his companion received a shock when 
he went over and touched him. Without their being aware of it, 
a switch on the top of the crane was on. The power was 
promptly shut off, but Martin was dead. Ano electrician was on 
duty in the portion of the mills where the accident occurred. He 
was the proper person to approach to ensure safety when work was 
to be done on the cranes, The Coroner, iu returning a verdict of 


. " Accidental Death,” said deceased was slightly to blame, he 


thought, for not having found & responsible man before beginning 
the work. No doubt Martin took а great deal for granted. 

At Beverley, an inquest was held touching the death of Robert 
Thomas Smith, electrician on the estate of Lieut.-Col. E. W. 
Stanyforth, J.P., Kirk Hammerton Hall. He was found lying dead 
beside his motor cycle on the road near South Dalton. It was pre- 
sumed that he was seized with а fainting fit and fell off his 
machine, fracturing the base of hisskull. Verdict, “ Misadventure.” 


Institution and Lecture Notes.—The Institution of 
Electrical Engineers. — South Midland Centre.—A Students’ 
Section has been formed in connection with this Centre. Full 
partioulars may be obtained from the Hon. Sec. Mr. J. Wallis 
Bailey, 14, Carlyle Road, Edgbaston, Birmingham. The first 
session will open with a meeting on October 12th, and meetings 
will be held monthly thereafter until April, 1921. The Secretary 
will be pleased to hear from student members prepared to read 
papers during the session. 


Electric Cooking Ranges: Standard Specification. — 
There has just been issued by the British Engineering Standards 
Association a British Standard Specification for Electrically- heated 
Cooking Ranges (B.S. Specification No. 106—1920). Standard 
sizes for two cooking ranges are included; the ranges are each in 
two parte, so that the specification includes two sizes of cooking 
table and two sizes of oven. These sizes are intended to be suit- 
able for cooking for five persons and ten persons respectively; 
the cooking table provides hot plates and a grill, with a space to 
act as а warming chamber. This is the first attempt that has been 
made to bring about standardisation in this olaes of appara' us, and in 
the preparation of the specification the British Electrical and 
Allied Manufacturers’ Association, the Incorporated Municipal 
Electrical Association, the National Electrical Contraotors Trading 
Association, and others interested have co-operated. The Sub- 
Committee of the British Engineering Standards Association 
responsible for this work was first under the chairmanship of Mr. 
C. Н. Wordingham, C.B.E., and now is under the chairmanship of 
Mr. 8. T. Allen, chief engineer to the Borough of Wolverhampton. 

It is hoped that the experience gained by the use of the specifi- 
cation will ba forwarded to tbe B.E.8.A. for the use of the Sub- 
Committee when the specification comes up for revision next year. 
The specification is published by the British Engineering Standards 
Association 28, Victoria Street, where it can be obtained from 
the secretary (price 18. 2d. post free). 


Educational.—RuTHERFORD TECHNICAL CoLLEGE.—la 
anticipation of the impending changes in the scope and method 
of conducting examinations for the Postmaster-General's certifi- 
cate in wireless telegraphy, the Newcastle-upon-Tyne Education 
Committee has drawn up a revised syllabus for the Department of 
Wireless Telegraphy at the above College. In the past the classes 
have not received the support they deserve, probably because it 
was not generally known that such facilities existed. The Institution 
is recognised by the Postmaster-General as an examination centre, 
and periodic examinati: ns are hell on the various installations, for 
which the College is well equipped, and the curriculum extends well 
beyond the scope of the Postmaster-General's examination. 


Electrical Installations in Spain.—It is estimated by 
an electrical engineer that electrical installations of 250,000 H P. 
are in course of construction in Spain. Active investigations are 
being made in the valley of Aran (Provinoe of Lerida) relative to 
the possibility of utilising existing falls in that region and forming 


‘new ones. The force already in exploitatation is calculated at 
. 600,000 H.P.— Reuters Trade Service, Madrid. 


Fire,—Many thousands of pounds’ worth of damage was 
done by а fire which broke out on Saturday afternoon in the 
dynamo-house attached to the joiners' shop at the shipbuilding 
yard of Messrs. Hawthorn, Leslie & Co., Ltd., Hebbarn-on-Tyne, 
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Electrically-treated Milk, — The Medical Research 
- Committee has published a report on the destruction of 
bacteria in milk by means of electricity. This method was 
introduced at Liverpool in 1911.* The present account is by 
Prof. J. M. Beattie, of Liverpool, and Mr. F. C. Lewis, 
Lecturer of Bacteriological Methods, University of Liver- 
poo. An independent trial of the method was also 
made at Birmingham, where Prof. R. F. C. Leith 
repeated and extended the Liverpool observations. Sir 
Oliver Lodge superintended the study of the electrical 
ation on its technical side, and Prof. Beattie put 
apparatus at Dr. Leith's disposal. The results of both experi- 
ments agree, says the Times, in supporting the value of the 
electrical method of sterilisation. The Birmingham workers 
found that the electrical method showed a close parallelism to 
the old method of eterilisation by heat, and are inclined to 
think that the current does its work of killing the bacteria by 
virtue of the heat which it generates. They were led to 
believe that in the electrical method the current raises the 
temperature of the milk more quickly, and since it passes 
through every part of the milk, the heat which it generates 
reaches every part of the milk at the same moment. It has 
this advantage over the simpler thermal method. Further, 
though the heat is generated always at the eame rate, it 
increases with the length of the milk column traversed by the 
electrical current, and hence, as in the thermal method, the 
temperature of the milk will continue to increase until it 
reaches its highest point as it issues from the tube. The 
heat conditions of the two methods are, therefore, very 
similar. Their sterilising power is also similar, though the 
electrical is quicker in its action, and Prof. Leith summan 


his report by saying that “both the thermal and electrical. 


methods have a high practical value, and deserve considera- 
tion in any endeavour made to improve milk supplies. The 
thermal is simpler and cheaper, the electrical quicker in 
action." Prof. Leith suggested further that both methods 
could be made more efficient by adopting the practice 
of pasteurising by two treatment applications, with rapid 
cooling of the milk after each, and that even with a single 
epplication the milk would store better if rapidly cooled after 
treatment. In the opinion of the Medical Research Committee 
the experiments at Birmingham, though they entirely support 
the practical results obtained by Prof. Beattie and Mr. Lewis 
at Liverpool, were not complete enough on their bacteriolo- 
gical side to settle finally the question whether the electrical 
current in this method has a direct bactericidal action or 
whether it acts purely as & thermal agent. Sir Oliver Lodge 
was strongly of opinion that its action was purely thermal. 

According to the Manchester Guardian the conclusions of 
the investigators are that this electrical treatment is much 
more effective in ridding milk of bacteria than are processes 
at present in general use. The results are regular, and the 
risks of after-contamination are comparatively small, if the 
rule of ordinary cleanliness are observed. The milk, 
especially if rapidly cooled, can be kept for several days at 
ordinary room temperature without any apparent change. 
The use of refrigerating plant is recommended as a neces- 
sary adjunct to the electrical apparatus in large-scale practice, 
in ү to ensure rapid cooling and so improve the '' keeping 
quality.” 

The Lancet concludes that milk can now be rendered free 
from B. coli and B. tuberculosis by the electrical method 
described, without raising the temperature higher than 63 deg. 
or 64 deg. C. The temperature effect is very short in dura- 
tion. and in itself is not the principal factor in the destruction 
of the bacteria. It is stated that though the milk is not 
steriliæd in the strict sense of the word, vet the percentage 
reduction of the bacteria, taken over a period of a fortnight, 
із 99.93. The keeping power of the milk appears to be in- 
creased, the taste is not altered, and, so far as careful chemical 
examination can determine. the properties not impaired. 
Finally, it is definitely stated that the milk so treated can be 


described accurately as raw milk free from pathogenetic 


bacteria. No very extensive work has been done nor safe 
conclusions deduced about the biological value of the milk so 
treated. but so far babies fed on Ше milk are reported to 
have done extremely well." | 


, Electric Rolling Mills. — A valuable paper on the 

Power Requirements of Rolling Mills " was recently read 
before the South African Institute of Electrical Engineers by 
the President, Mr. A. du Pasquier, M.I.E.E. The paper is 
unsuitable for brief abstraction, but the author's concluding 
remarks are of considerable interest. He says: ‘‘ This (the 
saving of fuel) is, of course, not the only benetit, in addition 
to the general advantages with regard to space, cleanliness, 
lower upkeep, more regular speed, and consequently better 
output that are inherent to electrification, in rolling mills and 
particularly reversing mills, the perfect speed control afforded 
by the Ward-Leonard system is a most important factor in the 
output of a large mill. Electrically-driven mills of 10,000 to 
15.000 f. Pp. are capable of being reversed 20 to 25 times a 
minute, with a full-load speed of 60 в.р.м. This is far beyond 


the possibilities of a steam engine, and indeed beyond the - 


actual requirements of the mill, but the ability to reverse in 


-— — =- — — — — 


° Бес. Rev., February 20th, p. 317; April 94th, p. 712; 
May 8th, p. 790; and July 318%, p. 169, 1914. 


so small an interval of time is an index to the general speed 
control available. An ingot leaves the rolls at the velocity of 
the rolls, and for economy in time the speed of the roll must 
be so decelerated before the pass is completed that the ingot is 
delivered and its progress arrested close up against the roll 
ready for the next pass. When one considers that the time 
element of the earlier passes is only a matter of a second or 
less, the capacity for rapid reversal is a very valuable feature.” 


Appointments Vacant. — Power-house superintendent 
(£523), for the Borough of Stoke-on-Trent Electrical Engineer's 
Department; switchboard attendant (43s. 6d. + 33s. 6d. + 12} per 
cent.), for the Lancaster Corporation Electricity Department ; 
installation and meter foreman (115s.), for the County Borough of 
Salford Electricity Department ; temporary engineer in connection 
with hydro-electric surveys in Bombay and Burma (Rs. 675 to 


Rs. 1,176 per mensem, according to age), forthe Public Works Depart- 


ment, India; teachers of electrical wiremen's work and electricity 
and magnetism, for the Guildford Technical Institute ; sub-station 
engineer (£500), for the Durban Corporation Electricity Depart- 
ment; two switchboard attendants (90s. 9d.), and one electrical 
fitter (948.), for the Southend Corporation Electrisity Department; 
mains engineer (£300), for the Colne Borough Council Elec- 
tricity and Tramways Department; assistant divisional engineer 
for the Government of Straits Settlements telegraphs and tele- 
phones (360 dollars per month + 20 per cent. Dollar = 2s. 4d.) 
See our advertisement pages to-day. 


Legal.—ELEOrRIC Ілонт Company Finep.—The Wins- 
combe Electric Light and Power Co. was recently fined £5 for an 
offence under the Factory Act, by not having the flywheel of a 
gas-engine securely fenced. 

ELECTRICIAN CHARGED.—-At Hull last week, George Knight, 
chief electrician of the British Oil and Cake Mills, was remanded 
for seven days on a charge of stealing а dynamo. Mr. W. J. Stuart 
opposed bail, and said property of the value of from £800 to £2,000 
might be involved. Prisoner had threatened to leave the country. 
Bail was refused.— Yorkshire Herald. | 


French Hydro-electric Power.— The Paris correspondent 
of the Financial Times says that according to recent estimates 
France possesses—mostly in an inert and unutilised condition—the 
greatest hydraulic power of any country in Europe. Though 
engineers and others frequently drew attention to the hydraulic 
possibilities of France, it required the great war and the destruction 
of the chief French collieries by the Germans to bring these possi- 
bilities to official notice. Officialdom in France is an exceedingly 
slow mover, and it takes ages for any new scheme to orystallise in 
its mind. The coal shortage at least has had the advantage of 
bringing the hydraulic question to the front. and the Under- 
Secretary of State for Hydraulic Power has now elaborated а 
definite scheme for the electrification of а large portion of the rail- 
ways of France. These railroads have been under direct Govern- 
ment management, but the direction has now been restored to the 
companies, In any case, the permanent ways are the property of 
the State, and are only held on lease by the companies. It is this 
fact that enables such a vast question to be taken up and decided 
by the State as a central railway authority. 

In a recent interview, Mr. G. Tochon, the Chief of Staff to 
the Under-Secretary of State, said :— The special Railway Com- 
missions which have been engaged in studying the matter for over 
two years, estimate that the total cost of electrification of the 
Orleans system will amount to 760 millions of francs (nominally 
230.400, 000), for the Paris, Lyons, and Mediterranean lines 1,190 
millions of francs (nominally £47,600,000), and for the Midi, or 
Southern Co.'s system, 740 millions of francs (nominally 
£29,600,000). Thus the three railway systems, covering about 
8,000 kilometres, or 4,800 miles, can—according to these estimates 
—be electrified for a total outlay of £107,600,000. 

“In 1918 the Orleans Co. utilised for train haulage 150,000 tons of 
coal, the Paris, Lyons, and Mediterranean Oo. between 650,000 and 
700,000 tons, and the Midi Co. 370,000 tons. This is far below 
our present requirements, but even taking the figures for 1913, we 
shall, by the electrification from hydraulic power of our railways, 
save, in 20 years’ time, a minimum of 3,000,000 tons of coal per 
annum. At the present prices of coal this implies a saving of 
£7,200,000 per annum." 


Wireless in the Fishing Industry.— Quite a number of the 
North Sea trawlers, and many of the little steam-drifters as well, 
have been fitted with wireless telegraphy. Their sending radius is 
small, but they can receive messages from long distances. Accord- 
ing to the Erening News, the real purpose of the installations 
is receiving ; and most of the messages sent concern the state of 
the fish market. When the market is glutted, and the price of fish 
right down, they are instructed to stay out and go on fishing for 
another day or two. Similarly, when railway congestion forces 
dealers to sell fish as manure, the fishing hauls can be diverted to 
other ports more fortunately situated. 8 


The Late Prof. Perry. — Тһе Institution of Electrical 
Engineers was represented at the funeral of Prof. John Perry, 
F.R.S., Past President, at Wendover Churchyard, by Mr. Roger 
T. Smith, President, Mr. L. B. Atkinson, President-elect, Dr. 
W. Н. Eccles, Vice-President, and at the Memorial Service at 
St. Peter's Church, Bayswater, by Mr. A. Siemens, Mr. W. M. Mordey, 
Past Presidents, Sir James Devonshire, Honorary Treasurer, end 
Mr. R. H. Tree, Chief Clerk, 
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A New A.C. Mercury Агс. — It is common knowledge 
that under ordinary conditions an А.С. arc is not maintained 
between metallic electrodes. Aarons has shown in fact that 
interruption of continuous current flowing through an arc 
between mercury electrodes for so short a period as 1/100,000 
вес. 18 sufficient to extinguish the arc. The 3-electrode mer- 
cury lamp (in which one electrode is connected to the central 
point of an auto-transformer, the terminals of which are 
connected to the otber two electrodes), is not an А.С. are 
because each half of the lamp is traversed by a current 
always in the same sense. On the other hand, research with 
mercury rectifiers has shown that an A.c. arc is possible be- 
tween mercury electrodes provided that: (1) The electrodes 
are already hot. (2) The voltage exceeds 600 volts. (3) The 
circuit has considerable self-induction. (4) The pressure of 
the mercury vapour exceeds 1 cm. 
` M. Henri Georges found that an А.С. arc could be main- 
tained between mercury electrodes which were not pre-heated 
by using about 400 volts, and atriking the arc by breaking 
ry of mercury connecting the electrodes in an atmo- 
ephere of neon at a pressure of about 90 cm., and he now 
describes (in a recent note to the Académie des Sciences), 
a 2electrode lamp based on а different principle. The new 
lamp starts with cold electrodes, and operates at voltages 
exceeding 500 volts; it has a quartz tube, and develops a 
vapour pressure exceeding 2 kg. per sq. cm. Reservoirs at 
the ends of the quartz tube contain an extremely emall 
quantity of mercury (1 cc. for a 2-Kw. lamp), and the lamp 
contains a rare gas (preferably neon) at a pressure, when 
cold, exceeding 1 em. of mercury. The lamp is connected 
to the secondary terminals of a transformer containing self- 
induction in the primary, or a leakage transformer (trans- 
formateur d fuites) may be used, the lamp being then started 
merely bv closing the primary circuit. 

It takes about 7 mins. before the lamp reaches its steady 
operating conditions, and the several stages of starting can 
be distinguished easily, but are quite stable. 'The successive 
stages are as follows: (1) Luminescence of the inert gae, the 
spectrum emitted being that of the gas and the terminal 
voltage being about 2 volts per cm. This stage lasts only 
for & fraction of 1 sec., the mercury being rapidly vaporised. 
(2) As the mercury evaporates, the pressure falls to 0.5 volt 
per сш. of arc, and there is luminescence of the mixture 
of inert gas and mercury vapour. During the next few 
eeconds the inert gas is driven into the bulbs at the ends 
of the tube, where it assists in condensing the mercury. 

light emitted is then that of the low-pressure mercury 
arc. (3) From this moment, as the quantity of mercury is 
very small, the vapour pressure rises rapidly (this being a 
condition of stability), and the voltage increases simultane- 
ously to about 50 volts per cm. The arc becomes a fine 
thread of high brilliancy, and the temperature of the alle 
of the lamp rises to 700 deg. C. This steady, high pressufe 
arc 1з obtained about 7 minutes after lighting the lamp. 

For satisfactory operation it is essential that the lamp be 

dimensioned very accurately, so that the vapour pressure 
rises very quickly at the start, otherwise the arc becomes 
unstable and goes out. Similarly, the cooling must be such 
that stable operation is maintained indefinitely. 
. The first pattern of the new lamp has a tube 40 cm. long 
and consumes 2 Kw. in the arc when running steadilv. The 
lamp is supplied by a 110/3,000-volt transformer, and takes 
1 amp. at a terminal p.d. of 2,250 volts, corresponding to 
& power factor of 0.7. Smaller lamps can be made for 
laboratory use, but the principal interest of the new type 
lies in the possibility of building very powerful units. Lamps 
of 10 Kw. or over are considered to be practicable, and these 
would be more powerful than any other source of ultra- 
violet light yet available. 


Thermo- Electricity. — In a recent lecture before the 
Institute of Metals, Prof. C. A. F. Benedicks shortly sum- 
marised his theoretical views upon the metallic conduction 
of electricity which explained many matters not made clear 
by the former electron theory. 

According to the Technical Heview & consequence of this 
new theory is that one has to conclude that, even in a single 
homogeneous metal, thermo-electric currents do occur; 
hitherto such currents were believed to be produced only 
when two different metals were present. Prof. Benedicks 
gave & concise demonstration of the most important experi- 
mental evidence of the truth of this conclusion, utilising for 
the purpose various metals. In liquid mercury it had been 
possible for him definitely to prove the existence of thermo- 
electric currents, thus disproving the negative results of 
previous workers. A consequence of what the lecturer termed 
his ' homogeneous thermo-electric effect " was that there 
must exist the reverse effect, the homogeneous electro- 
thermic effect," including as a special case the well-known 
Thomson effect. The reality of this effect was duly made 
clear. An interesting demonstration was given of а new 
rotating thermo-electric apparatus made entirely of copper 
and rotating in a magnetic field, the driving force originating 
solely from unequal heating (bv means of a tiny gas jet) of 
thin strips of copper. The point at which the new know. 
ledge brought forward by Prof. Benedicks might have some 
practical interest luv in the possibility of reducng the thermal 
conductivity of metals by insulated sub-division into fine 
wires without impairing the electrical conductivity. 


Oil Fuel and Railway Electrification.— The increasing 
cost and scarcity of fuel are hastening the developrnent of 
electric traction on the Pacific Coast of the U.S.A. In 8 
paper before the recent N.E.L.A. Convention, U.S.A., Mr. 
J. E. Woodbridge states, according to the Technical Review, 
that since May, 1915, crude oil stocks in California have de- 
creased from over 60,000,000 bbl. to less than 29,000,000 bbl. 
in March, 1920. The available supply of crude oil in stock 
to-day is less than 13,000,000 bbl., and at the present rate 
of consumption and production the available stocks will be 
exhausted in about 12 months. The Standard Oil Co., of 
California, is installing new processes by which it is estimated 
that more refined products, including gasoline, will be re- 
covered from crude oil in such quantities that the company's 
production of fuel oil will be reduced about 30 per cent. 
within a year. In an ordinary steam station develobing from 
185 to 200 Kw.-hours per barrel the cost for fuel alone will 
be at least 1 per cent. per kw.-hour, and this figure, added 
to other steam operating costs and fixed charges, will make 
the total cost of steam power much higher than that of 
hydro-electric power. ‘This being the case for steam turbine 
plant it is much more true for steam locomotives, so that, 
apart from all other reasons, the cost of fuel will compel 
steam railways to be electrified on a wholesale basis. Under 
present conditions central station companies cannot meet 
their ordinary commercial demands, and the outlay involved 
by a comprehensive railroad electrification supply can only 
be met by power rates under which the railways themselves 
will make a suitable contribution. 

With regard to this country there is the question of how far 
a coal strike would aid in the development of oil as a substi- 
tute fuel. Last year's railway strike emphasised the men- 
ace of road transport to the railways, and there are Govern- 
ment officials who, according to the daily Press, hold the 
belief that a coal strike would serve the same purpose in 
relation to oil. Further, 1% is stated that certain Government 
departments are considering how far it may be possible to 
rely upon oil for fuel apd electricity for internal heating in 
the event of a strike. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


The Liver} ol Corporation Tramways Committee has re- 
commended the following increases of salary to officers of 
the department: Mr. P. PRIESTLEY, general manager, £250 
(total salary and bonus £1,650); Mr. C. С. JACKSON, assistant 
general manager, £100 (making a total of £850); Mr. Н. I. 
PALMER, general traffic assistant, £100 (£650); Mr. J. Woon, 
chief clerk in traffic office, £100 (2600); Mr. E. Б. Myers, 
overhead lines superintendent, £100 (£600); Mr. C. BIRCHALL, 
£65 (£365). 

Torquay T.C. has granted the following increases of salary : 
Mr. G. B. DrNT, station superintendent, from £250 to £310; 
mains engineer. Mr. A. J. Warina, from £250 to £300; 
draughtsman, Mr. J. B. Neck, from £3 to £3 10s. per week; 
charge engineers, from £990 to £250. 

Мг. Н. E. CoRprLL, works manager's assistant, L. & Y. 
Railway carriage works, Newton Heath, has been appointed 
superintendent at the Manchester Corporation Hyde Road 
tramcar works, at a salary of £500 per annum, plus Civil 
Service bonus. 

At a largely attended meeting of the electrical contractors 
of Dublin, a presentation was made to Mr. F. W. PARKES 
on the occasion of his leaving the Edison Swan Co. to com- 
mence business on his own account. Mr. А. С. Bruty, chair- 
man of the Contractors' Association, handed to Mr. Parkes 
a cheque and an address. Mr. Parkes appropriately replied. 

There were 129 applicants for the post of electrical engineer 
at Wrexham, and four gentlemen were selected for further 
consideration by the Electricity Committee. 

Mr. R. FERGUSON, northern manager of Messrs. Hays, 
Hunter & Standen, Ltd., is joining the Mycromet Manufac- 
turing Co., of Oldham, who have equipped their works for 
the manufacture of electrical accessories. 

Mr. G. F. A. Norman, director of Tredegars. Itd., and 
Mr. RABBFTTS, supervising engineer, have severed their con- 
nection with that firm. having joined the firm of F. G. Minter, 
contractor, of 10, Davies Street, Berkeley Square, W., where 
catalogues and prices of electrica! goods are wanted. 

Rotherham T.C. is recommended to increase the salary of 
the tramways manager, Mr. T. P. Syxes, from £500 to £700 a 
vear, rising bv two yearly increments to £900. and that of 
Dre superintendent (Mr. W. G. MARRS) from £324 to 

Southampton T.C. has increased the salary of the tramway 
manager and engineer, Mr. Dosson, from £700 to £900 a 
year, rising by two annual increments to £1,000. 
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Mr. JAMES А. WISHART, Burgh electrical engineer, Mother- 
well, has tendered his resignation to the Motherwell Town 
Council in order to take up an appointment in Western 
Canada with a private concern. Mr. Wishart has been in 
Motherwell for the last ten years, and for the last nine years 
ав Burgh electrical engineer. 


Obituary.—Mr. 8. H. Sanps.—The death occurred, sud- 
denly, last week, at the age of 87 years, of Mr. mue 
Herrick Sands, an ex-mayor of Nottingham, and formerly 
& prominent director of the National Telephone Co., Ltd. 

Мв. R. T. Surrn.— The death occurred on Bank Holiday, 
through an accident whilst motor cycling, of Mr. Robert 
Thomas Smith, electrical engineer, who was in business at 
Kirk Hammerton, near York. He was 43 years of age, and 
was estate electrician to Lieut.-Col. E. W. Stanyforth, J.P., 
Kirk Hammerton Hall. 


NEW COMPANIES REGISTERED, 


Central Electrical Engineering Co., Ltd. (169,436) .—Pri- 
vate company. Registered August 4th. Capital, £500 in 21 shares. To 
acquire the business carried on at 926, Paradise Square, Sheffield, as the 
Central Electrical Engineering Co., and to carry on the business of electrical 
and mechanical engineers in its branches. he subscribers are: J. И. 
Horner, 26, Paradise Square, Sheffield, electrical engineer; Mrs. B. Horner, 
26, Paradise Square, Sheffield. J. Н. Horner is sole director. Registered 
office: 20, Paradise Square, Sheffield. 


Bath Tramways Motor Co., Ltd. (169,379).—Registered 
July Soth. Capital, 260,000 in £1 shares. To adopt an agreement with 
Bath Electric Tramways, Ltd., for the acquisition of the company's under- 
taking so far as concerns the company's foundry at Walcot Street, Bath, 
and its services of notor omnibuses and other motor vehicles and certain 
assets connected therewith. The first directors are: J. B. Hamilton, Kenston, 
Kirkstall, Leeds; H. F. Chutterbuck, Dicketts, Corsham, Wilts.; A. A. С. 
Swinton, 66, Victoria Street, Westminster; E. . R. Trenow, Balfour 
House, 195, Finsbury Pavement, E.C.; W. E. Hardy, York Villa, Kensington, 
Bath. Directors’ borrowing powers restricted to £100,000. ^ Qualification, 
2150. Remuneration, £50 each annum (chairman £100). Registered 
office: Balfour House, 125, Finsbury Pavement, E.C. 


Society of Radiographers (Word ‘‘ Limited omitted 
from the title by licence of the Board of Trade), (169,483).—Registered 
August 6th, as a company limited by guarantee. © promote the science 
and regulate the pene of radiography. The first directors are: Dr. F. 
Herman-Johnson .B., 87-89, Mortimer Street, W.1, medical practitioner; 
Dr. R. Knox, .B., 38, Harley Street, W., medical practitioner; Dr. S. 
Melville, L.S.A., 9, Chandos Street, W., medical practitioner; Dr. G. H. 
Orton, M.A., 67, ne Berkeley Street, W., medical practitioner; Sir 
Archibald Reid, K.B.E., C.M.G., 90, Welbeck Street, W. medical prac- 
titioner; Prof. S. Russ, 19, Northumberland Mansions, Northumberland 
Street, W., medical practitioner; Dr. W. H. Eccles, 9, Ryder Street, W., 
professor, Finsbury Technical College; J. S. Highfield, 19, Cottesmore 
Gardens, Kensington, W.8, 5 engineer; C. C. Paterson, O. B. E., 
10, Walpole Gardens, Strawberry ill, Twickenham, electrical engineer; 


A. A. Campbell Swinton, F.R.S., 66. Victoria Street, S.W., electrical en- 
gineer; Dr. R. M. Walmsley, F.R.S.E., 23, Hilldrop Road, N.7, Principal, 
Northampton Polytechnic Institute; C. H. Wordingham, C.B., Beechgrove, 
Ridgeway Road, Redhill, consulting engincer; R. G. G. Blackall, Romany 
Villa, Endway, S. Benfleet, radiologist; C. O. Forder, 55, Playfield Crescent, 
E. Dulwich, radiologist; Н. Henry, Queen Alexandra Military Hospital, 
Millbank, radiologist; H. Turner, Middlesex Hospital, W.C., radiologist; 
G. F. Westlake, 93, Clarendon Road, Putney, S.W., radiologist; F. E. 
Doran, 46, Сагі! Drive, Fallowfield, Manchester, radiologist. Solicitor : 
O. W. Bristow, 1, Copthall Buildings, E.C. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES, 


G. Weston & Sons, Ltd.—Satisfaction in full on June 11th, 
1920, of debentures dated October 17th, 1913, sccuring £2,000. 


Barraclongh Brothers, Ltd.—H. S. Dickinson, of Brig- 
house, Yorks., as receiver or manager on July 97th, 1920, under powers 
contained in debentures dated November 14th, 1915. 


` Auckland Electric Tramway Co., Ltd.—Trust deed dated 
March 29th, 1990 (supplemental to trust deed dated July 14th, 1903) to 
secure £374,088 debenture stock outstanding. Charged on £500,000 debentures 
issued by the Corporation of City of Auckland, N.Z., in substitution for 
property, charged by original deed and all residue and remainder of pur- 
chase moneys payable to the company by the Corporation, and company's 
undertaking, and other assets, present and future. Trustees: Electric and 
General Investment Co., Ltd. 


West London & Provincial Electric Supply Co., Ltd. 
(62,097).—Return dated May 26th, 1920. Capital, £150, in £1 shares 
(80.000 6 per cent. cumulative preference and 70,000 ordinary), 93,954 ordinary 
and 49,077 preferred taken up, £57,431 paid, 215,000 considered as paid. 
Mortgages and charges, Nil. 


Alnminium Corporation, Ltd.—Issue on July 27th, 1920, 
of £10,000 debentures, part of a series, already registered. 
Bankfoot Power Co., Ltd.—Satisfaction to the extent of 


Z7 September 30th, 1919, of debentures dated July 28th, 1911, securing 


CITY NOTES. 


County of London Electric Supply Co., Ltd.—Interim 
dividends on the preference shares at ihe rafe of 6 per cent. 
per annum, less tax, and on the ordinary shares at the rata 
o: 5 per cent. per annum, less tax, for the half-year ended 

une. 

Clyde Valley Electrical Power Co.—Interim dividend of 
2% per cent. actual, less tax. 


Stock Exchange Notices.—The Committee has ordered the 
following to be officially quoted:— | | 

General Electric Co., Ltd.—808,334 ordinary shares of £l 
each, fully paid, Nos. 1,225,001 to 2,033,334. 

Morgan Crucible Co., Ltd.—£400,000 6 per cent. first mort- 
gage redeemable debentures (registered), within Nos. 1 to 
5,000 (£100), in lieu of the scrip. | 

Ruston & Hornsby, Ltd.—818,568 ordinary shares of £1 
each, fully paid, Nos. 1,231,433 to 2,050,000. 


Prospectuses.—Bath Tramways Motor Co., Ltd.—This 
company is offering 30,000 shares of £1 each at par, holders 
of shares in Bath Electric Tramways, Ltd., receiving pre- 
ference in allotment. The company will ucquire from the 
latter company and maintain and develop the motor omnibus 
and motor vehicle undertaking of that company. 

Telephone Manufacturing Co., Ltd.—Letters of allotment 
have been posted. | | : 

Bullere, Ltd.—Letters of acceptance in connection with the 
recent issue of debentures have been posted. 


Vera Cruz Electric Light, Power & Traction Co., Ltd.— 
Dividend of 5 per cent. for the half year, making 10 per cent. 
for the year. £15,000 to depreciation and reserve, and £23,398 
carried forward. : 


Brompton & Kensington Electricity Supply Co., Ltd.—In- 
terim dividend on the ordinary shares at the rate of 9 per 
cent. per annum, less tax for the half-year. 


Tottenham District Light, Heat & Power Co., Ltd.— In- 
terim dividend of 33 per cent. per annum on A stock and 
2 per cent. per annum, less tax, on "B stock for half. 
year. 


Mansfield & District Tramways Co., Ltd.—Interim divi- 
dend of 3 per cent., less tax, on the ordinary shares for 
the half-year. 


——— M 


LÀ 


STOCKS AND SHARES, 


TUESDAY EVENING. 


Stock ExcHANGE markets remain in a very subdued condition, 
owing to the Russian-Polish position. The announcement 
made by Mr. Lloyd George in the House of Commons on 
Tuesday was not known during business hours, but the ad- 
vance intimations as to its purport served to check any severe 
fall which might have occurred at the prospect of the Allies 
being dragged into a fresh war. Investment stocks kept 
steady, owing to the general impression that neither this 
country nor France would enter upon active hostilities for the 
sake of Poland, although it was recognised that assistance 
might be afforded in other ways. The War Loan, and other 
such securities which are regarded at all times of crises as 
being the bellwethers of the Stock Exchange, held their 
ground, and this firmness was quoted as evidence of the in 
vestor's refusal to be scared by the Polish situation, and also 
by the possibility of dearer money. | | 

It may be that the Bank Rate will have risen before this 
issue appears, for Lombard Street is fidgetty about the money 
outlook, and if the Rate remains at 7 per cent. this week, the 
expectation is that it will be put up to 8 per cent. before the 
end of August. 

The heavy fall in New York exchange adds another factor of 
disturbance, though, of course, it is regarded without dis- 
favour by those investors in this country who held dollar 
stocks—such, for instance, as those of the American and Cana- 
dian utility companies whose bonds carry coupons payable in 
dollars as well as sterling. The Commercial Cable Company 
is offering to buy, from the proprietors of the 4 per cent. 
debenture stock, their holdings at 80 per cent. This is an 
excellent price, and the money can be used to better advan- 
tage in other directions, so that the holders of the stock will 
be well advised to accept the price offered. 

Home Railways continue in doleful case. If prices go up 
4, they slip back twice as much, and while the Undergrounds 
are not much affected by the general malaise in the market, 
they are precluded from improvement, owing to the weakness 
of the steam stocks. That Underground Electrics, Districts 
and Metropolitans should keep as steady as they are doing in 
the face of flatness amongst the rest, is a point in their favour 
which infers the promise of better things, if and when the 
Home Railway market does settle down to firmer conditions. 

The British Columbia Electric Railway Company has de- 
clared dividends of 3} per cent., free of tax, on its preferred 
and deferred stocks in respect of the year ended June 30th 
last. The manner of declaration arouses some little surprise, 
because the preferred is a 5 per cent. stock, and it is asked 
in the Stock Exchange why the company should not have 
declared the dividend at 5 per cent. gross instead of 34 per 
cent. net. The result, of course, is the same, but it would 
be interesting to know the reasons that led to the unusual 
step. Argentine Tramways second preference at 34 have come 
into line with the company's first preference shares. Mexico 
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Tramways 6 per cent. bonds are 2 up and Mexican Light first 
bonds at 50 are а point to the good. "There is nothing doing 
in Brazil Tractions, and other foreign issues are very quiet. 
The Brompton & Kensington Electric Lighting Company 
has declared an interin dividend at the rate of 9 per cent. on 
its ordinary shares, the price of which remains at 63. Charing 
Cross ordinary at 33 are 4 lower, and this is the only altera- 
tion in the lighting list. Some of the manufacturing shares 
are easier. General Electric ordinary at 28s. are a florin down. 
British Aluminiums went back to 20s. Metropolitan-Vickers 
preference at 24 are 1-16 lower, and the ordinary have fallen 
back to 1}, the 4 per cent. debenture stock at 554 also being 


easier. Electric Constructions are 1-16 lower, and the 4 per. 


cent. debenture at 571 is 2 points lower. It is said that an 
issue of Pirelli 71 per cent. three-year notes is to be made at 
95 under the auspices of the General Electric Company. Deal- 
ings are expected to begin this week in the lately-issued 
Fuller's United debenture and in Brush new shares. The 
Calcutta Electric convertible debenture, issued at 95, is a firm 
market at 14 discount. 

Cable stocks press quietly upwards. Eastern ordinary has 
regained the round 150, and "' China " shares are 5s. better 
at 143. The Marconi group is heavy, and the parent shares 
have been down to a little under 55s. Marines are 33s. 9d. 
United River Plate Telephones at 62 have again lost an eighth. 

The rubber share market is placid and uninteresting. Busi- 
ness i8 on a meagre scale. The price of the raw product re- 
mains dull. Armaments are not a good market, Armstrongs 
falling to 26s., with Vickers remaining in the neighbourhood 
of 24s. 3d. ; the Vickers new Notes, however, hardening to 14 
premium. "Babcock & Wilcox at 50s. are unchanged. 


SHARE LIST OF ELEOTRIOAL OOMPANIES, 
Шом» ELROTRciTy COMPANIES, 
Dividend Price 


— ras Yield 
1918. 1919, 1990. Rise or fall. p.c. 
Brompton Or ee ee ee 8 19 — £9 8 
Charing Cross ee ee 7 8 — $ 10 7 
do. do. do 4$ Pref. .. 4} 44 р] = 8 8 
Chelsea. е . ee ee ee 3 4 — 8 0 
o ot ee e 0 8 10 1 — 8 17 1 
„ do. 6 per cent. Pret... 6 6 17 — 6 17 
do do. 6 percent. Pref, 6 6 8l — 7 5 
ee ee 078 2 m — ^ 15 
London ee oo -— 0 
do. do. 6percent. Pref... 6 6 8 — 10 0 
Metropolitan. . e. b 6 2 = 10 8 
do. M. | cent. Pref, eo 44 44 2 — 8 0 
Bt. James' oo eo 10 19 af — 9 1 
South Metropolen Pre. 1 1 1% С оа 
Westminster Ordinary .. 8 10 5b — 9 18 
TELEGRAPHS AND TELEPHONES, 
Anglo-Am. Tel. Pret, 0 0 ee 6 6 == 1 ll 0 
do. Def. oe ee ae Н i тте E. l 0 
Cuba 80. сес ee ee ee 1 1 8a — 8 4 8 
Bastern Extension .. РР ee В 10 141 + 1 615 7 
Белого Tel, А ee 8 10 150 +24 е6 18 4 
Tel, and T, Ord, ee ee 8 10 16 — 6 18 4 
do. do. 0 ec ee 6 d — 1 1 9 
Great Northern Tel, ee [E з is a — T - : 
Marconi oe ee oe ee 25 26 2 ==» 1s 9 1 10 
Oriental Telephone Ord. [E ee 10 19 2 — *4 16 0 
United R. Plate Tel. oe ee 8 8 6 = é ы 18 6 
West Indis and Panama .. ee 1/3 NI tà — Nil 
Western ph. . ео ee 8 10 16 — ы) 18 4 
ба : Номи БАЛ. 
Metropo tan ee ee ө [EJ eX == 9 
Unde Electric „ Nil il 13 — Nil 
o. do. A , NU Nil 5,6 - Nil 
do, do, Inoome ee б 4 57 — — 
Forzion Trams, &0. 
Anglo-Arg. Trams, First Pref, .. Nil i Bt — 8 9 2 
do. do, 904 Pref. .. 2 Nil B} — $ Nil 
do. do. 5 Deb. oe 589 TT B 11 0 
Bras!]Tractions .. T 95 Nil Nil 43 — Nil 
Bombay Eleotrio Pref.  .. 6 6 18 — 410 0 
British Columbia Elec. Rly. Ptce, б b 54 - 2 9 з 6 
do, do,  Preferrred 4 6 52 — 8 18 4 
do. do. Deferred N B 58 — 618 4 
do. do. Deb. ee 4 $ 55 — 1 14 7 
Mexico Trams 5 per cent. Bonds.. N 89 — Nil 
do. 6 per cent. Bonds. Nil Nil 81 42 Nil 
Mexican Light Common . МШ Ni 14 — Nil 
do. Pref. ee ee Nil Nil 253 — мі 
do, Ist Bonds. „ Nil Nil 60 +1 Nil 
MANUFACTURING ComMPANRIBS, 
Baboock & Wilcox ee ee e. 15 15 23 тт, 96 0 0 
British Aluminium Ord, .. . 10 10 1 — W 100 0 
British Insulated Orc. oe 194 16 143 — 8 5 6 
Osllenders .. s oo ео 25 15 15 — 11 8 6 
64 * ee ee oe 64 18/ T 7 4 5 
Oastner-Kellner os 20 oo 90 17 8 — 518 4 
Orompton Ord. ee ee 10 10 19,6 —— 10 6 3 
dison-Swan, A .» 10 10 12 — 8 17 10 
do. do. б per cent, Deb. oe 5 Б 184 — 8 b 9 
Hlectric Construction eo ee 10 10 n — Ys 10 18 4 
Gen. Elec. Pref,  .. T 0 6 18/6 — 306 
do. Ord. ee ee ee 10 10 28J- —2 / aq 3 10 
ey ee ee ee oe ee 26 15 1 — t 8 0 0 
do. 4) Pret.. oe oe ee 42 — 6 18 6 
India-Rubber.. oe “С ee 10 10 95/9 — *7 15 4 
Met.-Vickers Pret, T "T «„ = 8 — 7 6 2 
Siemens Ord.. ee ee ee 10 10 95/. -6 í *R 0 0 
Telegraph Con, . oo oe 20 20 203 - 55 17 0 


* Dividends paid free of Income Tax. 
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MARKET QUOTATIONS. 


Ir. should be remembered, in making use of the figures appearing 


in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances, 


Tuesday, August 10th. 


| rtnighi's 
CHEMICALS, &c. > puce ro ce. 
22 ĩ ðò / >. | 
а Acid, Oxalic ove a.o eee eee per Ib. | 2/5 1а. inc, 
a Ammoniac Sai per ton £100 sas 
a Ammonia, Muriate (large отуна) T | £92. d 
a Bisulphide of Carbon a 5) ue ae 
а Borax v vs oes Т £50 . 
aCopperBulphate |.  ..  .. " £44 one 
a Potash, Chlorate Е a ... per lb. 1/- on 
„ Perchlorate Ие " | 18 Ssi 
a Shellac per owt. 234 dos 
a Sulphate of Magnesia .. per ton £18 s 
а Sulphur, Sublimed Flowers се „ | £28 en 
„ Lump e un " £15 POR 
a a Soda, Chlorate per lb. 64. Re 
a » Crystals per ton : £12 AN 
a Sodium Bichromate, oasks - per lb. | ЕЕ эй 
METALS, &c. | 

g Pabbitt's Metal Ingots per ton 4118 to £845 v 
c Brass (rolled metal 2“ to 12" basis) per lb. 1/84 . inc, 
a „ Tubes (solid drawn)... br i$ 1/6} to 1/64 . ine 

» Wire, basis ... ms s 1788 . inc 
с Copper Tubes (solid drawn) ЕА 10 1/9 id. inc 
Р » Bars Post о) . per юп £166 £2 inc 
g үз Bret: i e m d £166 £2 ine 
g Rod we з i £166 EA inc 
d „ (Electrolytic) Bars.. „ | £111 £3 inc. 
d n i Sheets з £169 £3 inc. 
d n ‘a Wire Rods.. E | 8133 £9 ino, 
d ii H.C. Wire. per Ib. | 1444 jd. inc 
f Ebonite Rod . 285 s cae n 8/- 8 
f FT] Sheet see 605 wee ” 26 
п German Silver Wire sis 885 Т í 8/- 
А Gutta-percha, fine |... "T 26 »" | 14J- 
h 1ndis-rubber, Рага fine. 1/9: 14. inc. 
Iron Pig (Cleveland Warrants) . per ton .Nom, | mee 
i, Wire, galv. No. 8, P.O. >, qual. ». . £59 us 
g Lead, English Pig |... | £40 90 / ine 
g Mercury . . рег bot. £20 10s. to £21 "Pi 
e Mica (in original cases) small .. per lb. | 6d. to 4/6 
€ n " „ medium. » 5/ to 10J. T 
Е iw " large Т ! 19/6 to 25/- & ap ess 
g Phosphor Bronze, plain castings di | 1/6 $o 1/11 к 
g ʻi » rolled bars and rods » 2/2 to 2/6 
d " » rolled strip & sheet " | 2/3 to 2/9 
r Silicium Bronze Wire e). per AD. | 1/114 . 
g Steel, Magnet, in bars бев » 1/8 -— 
А Тір, Block (English) per ton £3278 to £277 £10 inc. 

„ Wire, Nos. 1 to 16 ... per lb. 4/9 " 

White Anti-friction Metals per ton £80 to 2885 
Quotations supplied by— 

а G. Boor & Co James & Shak " 


c Thos. Bolton & Sons, Ltd. 

d Frederick Smith & Co. 

e F. Wiggins & Sons. 

f India Rubber Gutta-Percha and 
Telegraph Works Co., Ltd, 


Edward Till & 
i Bolling & Lowe. 
1 Richard Johnson & Nephew, Lad 
a P. Ormiston & Sons. 
Ld W. F. Dennis & Co. 


Research in Wireless Communication.— The Department 
of Scientific and Industrial Research has now established four 
sub-committees to assist the Radio Research Board in the in- 
vestigation of certain problems in connection with the work 
of the Board. The constitution of the Board and its sub-com- 
mittees is at present as follows :— 

Radio Research Board.—Admiral of the Fleet, Sir Henry B.. 
Jackson, G.C.B., K.C.V.O., F.R.S. (chairman); Commander J.. 
S. C. Salmond, R.N. (representing the Admiralty) ; Lieut.-Col. 
A. G. T. Cusins, C.M.G., R.E. (representing the War Office) ; 
Wing Conunander A. D. W. Morris, C.M.G., O.B.E. (repre- 
senting the Air Ministry): Mr. E. Н. Shaughnessy, O.B.E. 
(representing the General Post Office); Prof. Sir J. E. Petavel, 
K.B.B., F.R.S. (representing the National Physical Labora- 
tory); Prof. Sir Ernest Rutherford, F. R. S.; Prof. J. 8. E. 
Tow nsend, F. R. S. 

Sub-Committee A on the Propagation of Wireless Waves.— 
Dr. E. Н. Rayner, Sc.D. (chairman); Prof. E. Н. Barton, 
D. Sc., F. R. S.; Major J. R. Erskine-Murray, D.Sc.; Prof. Н. M. 
MacDonald, F. R. S.; Prof. J. W. Nicholson, D.Sc., F.R.S. 

Sub-Committee B on dAtsnospherics:-Colonel H. G. Lyons, 
D.Sc., F.R.S. (chairman); Mr. A. A. Campbell Swinton, 
F. R.S.; Prof. S. Chapman, F.R.S.; Major H. P. T. Lefroy, 
D.S.O., M.C., R. E.; Mr. G. L. Taylor, F.R.S.; Mr. В. A. 
Watson Watt; Mr. C. T. R. Wilson, F.R.S. 

Sub-Committee C on Directional Wireless.—Mr. F. E. Smith, 
O. B. E., F.R.S. (chairman); Mr. N. P. Hinton; Capt. C. T. 
Hughes, M.C., R.E.; Capt. J. Robinson, M.B.E., R.A.F. 

Sub-Com ОГУ р on "hermionic Valves. — Prof. O. W. 
Richardson, D.Se., F.R.S. (chairman); Mr. E. V. Appleton; 
Capt. S. Brydon, R.E.: Capt. H. L. Crowther, R.A.F.; Prof. 
C. L. Fortescue, О.В. E.; Mr. B. Hodgson, M. Sc.; Prof. F. 
Horton, D. Sc.; - Major A. С. Lee, M.C., R.E.; Mr. H. Morris 
Airey, О.В. E., M.Sc.; Mr. R. L. Smith- Rose; Prof. R. Whid- 
dington, D. Sc. 
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A Rising “ Cable-Constant’’: A Make-shift rem. "io ee 2 
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By EDWARD RAYMOND-BARKER. 


(Concluded from page 165.) 


Parallel with the ibare mentioned increase in the 
speed factor over any given KR, has been the rise in 
message traffic output, due, first of all, to successful 
application of the duplex principle to cables. Likewise 
general circuit-efficiency has been conduced to by satis- 
factory working out—on truly theoretical, and, there- 
fore, essentially practical lines—of effective systems of 
cable automatic retransmission.or translation. Such 
have been the results of using S. G. Brown's drum- 
relay, Dr. Muirhead's vibrating-gold-wire relay, and in 
recent times the Eastern Telegraph Co.'s.and B. Davies's 
'* Dipper " cable-relay, not forgetting the amplifiers. 

Therefore, according to requirements of present-day 
practice, the working efficiency of a chain of cables— 
with, perhaps, а considerable stretch of land-line, over- 
head or underground, at each end of this telegraphic 
system uniting, maybe, two capital cities—is determined, 
not so much by high ‘‘ speed constants severally per- 
taining to the cables, as by discriminating adoption and 
effective maintenance of an auto-transmission system, 
duplexed, in conjunction with cable auto-repeaters con- 
jointly, perhaps, with amplifiers; this combination per- 
mitting practically direct working between the two 
extreme terminal stations at important commercial 
centres. At both these places, signals, received at a 
speed sufficiently high to cope with traffic demands, are 
automatically printed in duplicate in Roman type, re- 
spectively for delivery to the public, and for possible 
future official reference. In order to attain a big traffic 
output, high ‘‘ speed constants certainly are most 
desirable, but more desirable still is * through ” auto- 
matic translation with automatic Creed typing at ex- 
treme terminal stations, which, in this manner, are kept 
in direct unbroken touch, one with the other. 

It is true that on a given cable circuit, duplex does 
not double traffic capacity, that is to say, the maximum 
legible signalling speed in each direction. is not the 
equivalent of the speed possible over the cable s?mplez. 
This increase in traffic output is not 100 per cent., but 
about 90 per cent., or even less. 

The main cause of this decrease, apart from reasons 
given by Dr. Malcolm on page 476 of his valuable book 
before referred to,* is that the electrical devices adopted 
to mask or smooth down а necessarily imperfect duplex 
balance—exposed as this is to abrupt impact of out- 
going currents—tend to lower sensitiveness and ereotive 
speed of reception. 

This mention of balance imperfection dus T reflect 
on the ‘keen men responsible for the attainment and 
maintenance of cable duplex balances, because, obviously, 
the ordinary artificial cable, whether built up on 
Stearn’s, Muirhead's, or Dearlove's system, balances only 
inductive eapacity and conductor resistance, and the 
rate at which this combination takes up electric charges. 
Recently the use of a certain amount of inductance has 
been adopted. Conditions regarding inductance, leak- 
ance, and other complex electrical characteristics differ 
greatly in the artificial line compared with the real 
cable, so these many contributive minor causes conduc- 
ing to a '' ragged "' balance, have to be masked or got 
round '' somehow by devices—some theoretical, others 
purely empirical. 

Naturally, with the appearance of the cable receiver 
current-amplifier or magnifier, the afore-mentioned diffi- 
culties have become greatly accentuated, for the more 
sensitive the amplifier, the more easily is its delicately 
contrived high-speed signalling upset by impact, at the 


e “ The 22800 of the Submarine Telegraph and Telephone 
Cable," Ead m W. 
Brot Bouverie Street, E.C.4. 


Malcolm, M.A., Ph.D., D.Sc. Benn 


apex of a mon-absolute bridge balance, of out-going 
abrupt comparatively high-potential square- topped cur- 
rents at present in general use. 

This accounts for the existing difference between 
“cable constants duplex and cable constants sim- 


plex. As, recently, a leading cable man succinctly ex- 


pressed himself to the present writer :'' Of course, all 
duplex speeds with magnifier apparatus depend on the 
degree of perfection to which the balance can be reduced 
and maintained under working conditions. This is the 


‚ limiting factor with magnifier reception." 


One of the most effective ways of attaining and main- 
taining a high standard of circuit efficiency is the sup- 
pression or elimination of ‘sources of trouble due to 
untoward electrical conditions. 

An instance of such untoward conditions is afforded 
in the already-referred-to enforced limitation of ampli- 
fier speeds due to necessarily imperfect duplex balance 
which though, perhaps, good enough for direct recep- 
tion, shatters the working of the ultra-sensitive mag- 
nifier, unless this last-mentioned instrument—the very 
raison d'étre of which is high speed—is mercilessly 
damped down, being thus, in great part, robbed of 
its most striking characteristic—speed. In short, the 


problem has been the paradoxical one of how to work 
duplex without sacrificing signalling speed. 

At last, this—at one time—seemingly insuperable 
difficulty has been overcome. 


We are face to face with 


| ORLING SELECTOR 
CABLE SIGNALS. DuPLEX. OUTGOING TRANSMISSION CONTINUOUS. 


Fio. 2. 


facts in the shape of specimen slips from a duplezed 
and duplex working ocean cable—proving that this 
problem has. been solved by Mr. Axel Orling, inventor 
of one of the relays or amplifiers mentioned by ‘‘ A. 
F. э) 

The electrical device (patented at home and abroad) 
efiecting this improvement, dates from laboratory ex- 
periments before the great war which, in a hundred 
ways, delayed verification on the cables. It was devised, 
in the first instance, shortly before the war, for use 
at an ocean cable station, as a selective damper of 
local inductive disturbances due to adjacent electric 
tramways; and, indeed, it has recently been proved 
perfectly effective in blocking out spasmodic, local elec- 
trical disturbances. 

From its inception, the present writer has felt con- 
vinced that this device would prove equally effective 
and equally selective in the duplex difficulty, and would 
flatten out abrupt disturbances due to small irreguleri- 
ties in the duplex balance. 

In a letter published in the Electrician of February 
25th, 1916, the present writer expressed himself as 


follows with reference to actual trials, on the cables, 


of the Orling jet relay and amplifier, though, in the 
letter in question, no mention is made of any particular 
inventor or instrument : — | 

. . . Sending-current impact in duplex working, 
in one | instance, and local electric disturbances in 
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another, arose as obstacles, in two concrete cases. (On 
the cables.) ‘‘ These difficulties have been successfully 
overcome, it is reasonably believed, without any im- 
pairing or lowering of amplifier sensitivity or high- 
speed characteristics. Further trials—after war— will 
show this. 

Whether, or not, these last-quoted words were justi- 
fied is shown by the accompanying illustration, fig. 2, 
which requires little explanation. 

This short piece cut from many yards of actual 
traffic вир throughout the whole of which outgoing as 
well as incoming traffic proceeded without cessation, 
shows received signals, as recorded through the medium 
of an Orling relay, under two conditions, namely :— 

1. With selector device applied, that is to say, on, 
and 

2. With the device off. 

In the latter case signals are shattered ; in the former 
case duplex disturbance is eliminated, while cable 
signals are left unimpaired. The foregoing test was 
made with an Orling amplifier in shunt with other 
receiving apparatus plus a high resistance, and using 
only 1/24 of the available received current. No adjust- 
ments were made to shape up the signals, the test being 
only as relating to elimination of disturbances. 

The said selective device of Mr. Axel Orling has been 
referred to and illustrated in the Erkcrmcar REVIEW 
of February 6th, 1920. 

We now return from a digression made to show, bv 
an excellent example, how under certain conditions— 
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in this case, cable dupler—an amplifier will suffer, во 
to speak, from the faults of its good qualities, until, 
under the discriminating action of a well-contrived 
device, disturbances are eliminated, circuit efficiency 
increased, and the high possibilities of the modern 
cable constant °’ rid of all clogging obstructions. 

In conclusion, fig. 3 shows what—on the basis of 
data noted by the writer for many years past, and up 
to the present time—may be considered а rough ap- 
proximation of the ''cable-constant" curve—a curve 
developed purely and simply by improvements in sig- 
nalling methods in conjunction with increased dimen- 
sions of cable cores; though here it may be remarked 
that adoption of a highly efficient amplifier would 
render possible satisfactory and paying speeds over 
cables with comparatively light cores—a fact involving 
material reduction in cable manufacturing costs. 


In fig. 3 the higher plottings may not, as yet, be 
in actual daily practice, but they certainly are feasible, 
and enough has been done over ocean cables to justiiy 
the said higher plottings as here presented. 

Though quite apart and independent in their respec- 
tive lines of investigation and achievement no two 
names can be more fittingly associated in the later for- 
mation of the curve than are those referred to by the 
ELECTRICAL Review’s reviewer, ‘А. F.,“ in his in- 
teresting compte rendu of the most recent edition of 
Dr. Fleming’s book on The Propagation of Electric 
Currents in Telephone and Telegraph Conductors.’’ 

There remain a few notanda relating to plottings in 
fig. 3:— 

Ordinates.—‘‘ Cable constants."' 

Abscisste.— Time, in years. 

Black plottings refer to '' 
reception. 

Small circular ditto mean duplex, direct reception. 

Plottings with outer circles signify amplifier-magni- 
fier reception. 

Plottings Nos. 1, 2, and 3 are based on values de- 
rived from data found in Sir Charles Bright’s book on 
Submarine Telegraphs.’’ 

Plotting No. 4 is a graph equivalent of a constant 
derived from speed test made by Dr. Muirhead on the 
Western Union, 1883, Penzance-Canso cable. Useful 
data regarding the same have appeared for many years 
past in ''Munro and Jamieson.” KR=7.19 at sea 
temp. 

No. 5.—А N. Atlantic cable (к R=6.2) cited on p. 810 
of the Electrician, September 15th, 1916. 

No. 6.—A S. Atlantic cable. K R= 4.57. 

No. T.—From published data. 

No. 8.—Brest-Cape Cod cable. 
(7) 8. 

No. 9.—San Francisco-Honolulu cable. KR-5. 

Unofficial speed-test made at Honolulu by E. К.-В. 
shortly after the laying of this cable from the telegraph 
steamship Silvertown, 

No. 10.—From general data given in the Electrician, 
September loth, 1916. 

No. lla4.—''Anglo-American," 1894, heavy-core 
cable. KR=2.42 with speed results of 250 L. P. m. by 
Mr. P. B. Delany. 

No. 11.—Same cable with speed noted by Mr. A. 
Dearlove, 237.5 l.p.m. (47.5 w.p.m.). See Mr. Dear- 
love's interesting article in the Flectriciun, October 
12th, 1894; also the most useful article in the ELec- 
TRICAL Review, June 9th, 1899. 

No. 12.—An ocean cable of still heavier core, but 
longer than the last mentioned. KR=2.64 (early re- 
cord). 

No. 13.—Ditto, ditto, with Magnifier (Dx). 

No. 14.—Ditto, ditto, with Magnifier (Sx). 

No. 15.— Successful experimental trial with M. on 
ocean cable. кн=4. Observed speed—by no means 
maximum—very nearly 300 l.p.m. Already referred 
to, and illustrated in this same article. 

No. 16.—Heavy core cable. KR nearly 8. Experi- 
mental trial with magnifier with successful results. 

No. 17.— Ditto, ditto; a more recent test. 

No. 18.—Vancouver-Fanning Island cable. 
9.11. 

No. 19.—Ditto, ditto; later. 

No. 20.—Ditto, ditto; later with magnifier. 

No. 21.—Ditto, ditto; simplex with magnifier. 

No. 22.—Ditto, ditto; duplex with magnifier. 

No. 23.—A N. Atlantic cable with magnifier. ER 


3) 


constants simplex, direct 


Working KR = 1.5 or 


K R= 


No. 24.—Cable K R=Ď5.46, and speed of 135 d.p.m. 
cited in Notes," the Electrician, April 23rd, 1897. 
(Editorial data evidently inspired by E.T. Co. autho- 
rity.) 

No. 25.—Pernambuco-St. Vincent No. 1 cable. KR 
—4.57 and 155 7. . . actual traffic. Test made in 
1880 at Pernambuco by К.-В. (See Munro and 
Jumieson.’’) 
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The foregoing few instances of KR l.p.m. in prac- 
tice are but a drop in the ocean compared with 
the host of examples available elsewhere. However, the 
general trend of the cable constant” is roughly in- 
dicated by these plottings which—while they are not 
exactly in accord with “А. F.'s"' expression ‘а very 
arbitrary quantity," as applied to the cable constant— 
amply justify “А. F.” in his suggestion that generally 
received standards, whatever these may have been, have, 
of late years, ''been badly upset by such delicate 
receiving instruments as the Orling and Heurtley 
relays.” 


ERRATA.—In the first portion of this article [p. 164, August 
6th issue] under fig. 1, for ‘* 8х300 " read ‘‘ 4x300 ”; and in 
column two, second paragraph, for ''(eligible maximum)“ 
read (legible maximum)."' 
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EXTRA LONG-DISTANCE TRANSMISSION OF 
ELECTRICAL ENERGY. 


PRINCIPLES AND APPLICATIONS OF THE QUARTER-WAVE 
AND HALF-WAVE SYSTEMS, 


a 


THE world-wide rise in costs of fuels, the short supplies thereof, 
and the increased demand for industrial power are factors which 
have made the long-distance transmission of electrical energy a 
matter of primary importance. The economics of electrical trans- 
mission at moderately low voltages and over distances up to 200 
miles may be said to be understood completely, and to be capable 
of exact calculation, Accepted limits may, however, be removed, 
and the economie possibilities of hydro-electric and super-power 
station schemes enormously extended by the so-called quarter- 
wave" and “ half-wave" systems which, it is claimed, make 
possible economical trunk line transmission over distances up to 
600 or 1,000 miles. Such a claim deserves to be considered in 
detail, and in the following paragraphs we reproduce the most 
important statements from papers by M. P. Bunet in the Rerue 
Générale de Г Electricité, and a communication by M. Brylinski to 
the Académie des Sciences. 

Limits to Transmission from | Constant- Voltage | Station,—As 
representing a reasonable limit to electrical transmission by 
ordinary means, we may consider the delivery of 27,000 Kw. at a 
distance of 810 miles (500 km.), and at а pressure of 100,000 volts 
between lines and earth. i. e., 173,000 volts between wires. This 
would necessitate the use of about 460 tons of aluminium in the 
conductors, and the frequency being 50 cycles per second, the 
pressure increase needed to maintain constant voltage at the supply 
end of the line would be :— 


1'2 €, at oos $ = 1'0, corresponding to 78'4 95 efficiency, 
9'5 Y at oos ф = 0*9, 5 827% " 
14'0 ¥ at cos $ = 0°8, $ 853% „ 

and 194 „ at оов ¢ = 07, ` 827% p 


On the basis of pre-war costs, 1s. Id. per lb. for aluminium, the 
cost of line conductors would be 40s. 6d. per max. Kw. transmitted, 
i e., a relatively low amount compared with the total cost of hydro- 
electric and receiving stations which exoeeds £80 per KW. installed 
and transmitted. 

Suppose, now, that it is desired to transmit energy to a much 
greater distance—say, 930 miles (1,500 km.). The working pressure 
can hardly be pushed much higher than the 173,000 volta assumed 
asthe delivered pressure in the above example, corresponding to 
200,000 volts at the generating station. At such pressures troubles 
with corona di e have already become considerable, and, this 
limit depending upon the natural dielectric (air) between overhead 
lines, it is improbable that further advances in practice will make 
possible such increase in working voltages as would enable energy 
to be transmitted economically over distances of 600 to 950 miles 
by а mere extension of existing methods. 

Moreover, where such distances are concerned, the variation in 
transmission voltage needed to maintain constant voltage at the load 
is a serious factor, and, owing to the influence of inductance and 
capacity (which increases almost in proportion with the distance), 
it is not sufficient merely to double the cross section of the line in 
order to transmit а given power for double the distanoe at given 
voltage and with given efficiency. 

For a distance of 310 miles (500 km.) a self-induction reactance 
wL of 0'4 ohm per km. at 50 cycles gives a total of 200 ohms, and 
corresponds, in the case of 100 amperes in an aluminium cable of 
1 aq. om. section, to 20,000 volts per phase in quadrature, or 20 per 
cent, of the total voltage. The capacity, about 0°01 microfarad per 
km., is responsible for a charging current of 157 amperes, i.e., 
about 14 times the useful current, Taking a cable of twice the 
above section, carrying twice the ourrent, the charging current is 
reduced to three-fourths the useful current, but the voltage in 
quadrature rises to 40,000 volta, i.e., to 40 per cent. 

Thus, from the peint of view of voltage regulation, 310 miles 
(500 km.) and 100,000 volts per phase are practically the limiting 
distance and pressure. Automatic pressure regulators might be 


used to maintain constant voltage at the distant end of the line by 
operating upon the generators, but in such extreme cases the con- 
ditions are unfavourable both for sutomatio regulators and for 
satisfactory parallel operation of the generators. 

In order to understand how these difficulties and limitations 
may be overcome, it is necessary to consider certain fundamental 
laws and characteristics relating to overhead conductors. 

Relationship Between Capacity and Inductance in Overhead 
Lines.—The ooefficient of self-induction of an overhead line, in 
which the distance D between conductors is large compared with 
their diameter d, is given by Li = 4'6 x log 2 (0/4) x 10. henry 
per km. The capacity between conductor and neutral is given by 
c, = 0°24 x [1/Gog 2 D/d)] x 1077 farad per km. Frum these 
two expressions it is found that 4/(I|L, Ci) = 300,000 km. per 
second, which is the speed of light. The same result is obtained 
by using the values Li“, CI“, the self-induotance and capacity of all 
the conductors per unit length. Inductance per unit length has, 
in fact, no dimensions, and the square root of the inverse of 
capacity per unit length has dimensions L T !, i.e., the dimensions 
of a velocity. | 

Similarly, considering the case of a small conductor of radius В|, 
placed at the centre of a cylinder of radius В and separated there- 
from by an insulating medium of specific inductive capacity X 
and permeability u.—these being the fundamental components of a 
concentric cable—we find that R, R, cancel out and that / (1/1, ©) 
in this case = [IVG k)] х 300,000 km. per second. The 
coefficient 1/4/ (и к) is that given by Maxwell for the ratio of 
the speeds of propagation in various media. 

Let us assume a current of frequency / and a line open at 
its far end and of length / such that, with speed of propagation V, 
the manifestation of a certain state at the emission end arrives at 
the far end when the phase has changed } period. Then / v = 
1/(4 f), and this equation is satisfied by a length of 1,500 km. in the 
case of 50 cycle current, i.e., 1,500/300,000 = 1/200 = 1/(4 х 50). 

Such a circuit is in resonance for frequency f under the influence 
of self-inductanoe and capacity distributed along the line. In the 
cage of a circuit containing a single inductance L and capacity O, 
the condition for resonance is f = 1/[2 т ~ (LO) l. In this case, 
however, to allow for the distribution of the induetance and 
capacity, and for the quarter-period difference in phase along the 
line, we must modify the product of length by unit inductance 
(or capacity) by the extra term 2/7, Then LO = 2/7 хх n X 
2|v xix C, = (av) Lı Ci. Henoe f = 1/[ 4 UA (14 "ANE v/4 l, 
and therefore v = N (I/II ci), which shows that v is independent 
of the length /. 

These relationships show that the velocity of electricity—hitherto 
considered to be negligible in oonnection with the distribution of 
electric power—plays an important part where distances of the 
order of 900 miles are concerned. Also, these relationships form а 
basis for considering the special properties of quarter-wave lines. 

Quarter- Wave Lines.—The quarter-wave line comprises two con- 
ductors for single-phase working, or three for three-phase opera- 
tion, so arranged that they are in resonance on light load. On 
applying a p.d. to one end of such a line, the voltage at the other 
end would be infinite if the resistance were zero. This сһагас- 
teristic is repeated for all the odd harmonics. 

With a frequency of 50 cycles per second, the condition of 
resonance is satisfied by the natural inductance and capacity of 
overhead lines 1,500 km. in length; and with a frequency of 25 
cycles per second, the corresponding distance is 3,000 km. It is not 
necessary, however, to adhere to these distances and to use only the 
inherent inductance and capacity of the lines. It is always 
poasible to increase the inductance by inserting reactance coils in 
the lines and the difficulties in constructing E.H.T. condensers are 
avoided, because the capacity of the conductors themselves is 
sufficient in the present system. 

If, instead of being open at the far end, the above line be 
connected to a load-circuit, constant p.d. is obtained at the point of 
delivery if constant current be maintained at the beginning of the 
line—the effect of the resistance of the line being left out of con- 
sideration. On this basis the received potential is constant if the 
input current be constant, and, inversely, the received current is 
constant if the p.d. be constant at the beginning of the line. 

The received current is in quadrature with the voltage at the 
supply end, and the delivered p.d. is in quadrature with the current 
at the supply end. In other words, the power factor is the same at 
both ends of the line. 

The losses in the line and its regulation are due only to the 
resistance of the line, and, in spite of this resistance, a better result 
is obtained than with constant-voltage transmission. 

Characteristics of the Quarter- Wave Line Allowing for Resistance. 
—The following example shows the resnlts obtained in a practical 
case, allowing for the effect of resistance. With resistance present, 
it is no longer possible to obtain constant delivered p.d. by main- 
taining constant current at the supply end of the line, hence it is 
convenient to inquire :—What variation of current is required at 
the supply end to maintain constant delivered p.d. at various loads 
and various power factors? Choosing 50-cycle operation and a 
distance of 750 miles (1,200 km.), we have a margin for adjusting 
the conditions of the line if resonance is not obtained on open 
circuit. If / = length of line; Li, Ci = self-induotion and capacity 
respectively per km.; v = 2-7 fL, = say, 0°5 ohm; and b = 
2 1 fc, = say, 3˙5 x 10 5; then, by а simple transformation of 
f = M[ 44 4 (с) ], we have that resonance is obtained when 
„/ (bz) = 02 1, if resistance be neglected. In the present case 
мМ (bx) = 182 х 10^, and / | = 1'31 x 10 ?, Let us suppose 
that there is delivered 250 amperes at 100,000 volts phase-voltage 
(173,000 volts star) Choosing an aluminium cable of 5 sq. om. 
section, the resistance per km. is r = 0'07 ohm, and the weight of 
the lines is 5,000 tons, i.e., 148 lb. (67 kg.) per KW. transmitted, 
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which is а very reasonable figure for transmitting 75,000 Kw. & 
distanoe of 1,200 km. p qr e 
Table I shows corresponding values of the input-current, and of 
the current delivered for full-load, 1-load, $-load, and }-load at 
various power factors, and finally for operation on light load and 
for operation with 75,000 K.v.A. all reactive. 


TABLE. I.—CURRENT INPUT TO AND CURRENT DELIVERED 
BY QUARTER-WAVE LINE. 


elivered (at 100,000 volts). inpet. . 


| Power ! .Power у 
EN. factor. кай Volts. | Amps. Piin EN. 


— I — — — — — 


250 106,600 293˙2 0993 98,000 


75,000 | 1°0 805 7 
0'9 278 |115,100.| 294:9| 0°882| 90,000 | 83°3 7 

08 312 126,500 | 296'0| 0797 | 89,600 | 83°7 % 

07 367 |142,100 | 297°4| 0713 | 90,800 | 83°0 % 

56,250 l'O |187°5| 82,700 | 286:3 | 0'994 | 70,600| 79 7 % 
09 1208 | 88,600 | 287:3 | 0:886 | 67,700 | 8970 % 

08 |284 97.000 | 2882 | 0'801 | 67,200 | 887 % 

0'7 1968 |108,400 | 289:0! 07715 | 67,200 | &8'7 % 

37,500 | 10 |125 58.800 279.2 07995 | 49,000 | 766%, 

! 09 189 | 62.200 | 2800! 0:599 | 47,000 | 797 % 

| 08 1156 | 67,300 | 2805 | 0817 46,800 At1 % 

. 1097 |178 | 74,400 | 281-0} 07727 | 45,500 82˙5 % 

18,750 10 | 686 85.000 | 272°! | 0'998 | 28,500 | 65/8 % 

: 0'9 |- 695! 36000 ! 272:8 | 0930 | 27,300 | 68/6 % 
08 | 18 | 38,000 | 272-8 | 0'863 | 26,800 | 69'8 „ 

07 | 89 | 40,900 | 273*1! 0°785! 26.200 71˙5 % 

Open circt. | — =) 11,300 | 265:2 | 0994| 9.000 — 
75,009 КУА. Zero 250 94,600 | 270-0! 0˙194 14.900 — 


Obviously, it would be possible to construct an apparatus regu- 
lating the current input in accordance with the load on the basis 
of the figures given in Table I. Column 65 of the latter shows that, 
in order to maintain 100,000 volts phese-voltage at the point of 
delivery, it is sufficient to increase the current input from 265 
amperes on light load to 295 amperes on full load, i. e., by about 
11 per cent. The received voltage will be constant within about 
1 per cent. if the current input be 265 amperes plus 7 amperes per 
18,000 KW. This regulation is better than that resulting from 
ohmic drop alone, and it will ba seen from the table that the power 
factor of the load has no important influence оп the regulation. The 
input current leads on the voltage received by from H9^ 10 to 94° 
40, ie. always about 90. Similarly, the p d. at the input end of 
the line leads on the current delivered, by from 87° 40' to 100" 20' 
—again a nearly constant lead of about 90°. Thus the power factor 
is practically equal at both ends of the line (see Table 1). 

The input voltage equals the quotient of the delivered voltage 
by the power factor at full load, and decreases with the load to 
11,300 vo:ts on open circuit. Assuming that the power factor does 
not fall below 0'8 on full load, the maximum voltage bet ween lines 
at the generating station is 219,009 volts. At and above half-load 
the efficiency is practically independent of load, and is about 83 
cent. It may be increased by using larger conductors, Comparing 
this with continuous-current transmission on the series system, with 
the same weight of conductors, say, two of 7 6 вд, om. section, and 
assuming an input voltage of 225,000 volts, there will be delivered 
420 amperes at 178,000 volts, i.e., an efficiency of 79 per cent., 
which falls to 65 per cent. on half-load. Again, the A.C. system 
would gain about 10 per cent. at the delivery point at full load, and 
15 per cent. at half-load, by the use of transformers in place of the 
machines required by the D C. series system, hence at half-load we 
may compare 82 per cent. efficiency in the А.С. system with 50 per 
cent. net efficiency in the D с. system. At quarter-load the efficiency 
pf the A.C. system is 69 per cent. compared with 48 per cent. fox the 
D.C, system, and to this difference of 21 per oent. there may be 
added another 20 per cent. due to the elimination of the rotating 
machinery required by the D.C. system. ЧИКЕ ШИ 

Disadvantages of the Ouarter- Hare Sytem an Precautions 
Necessury.—The above resulte are excellent, and much better than 
would ordinarily be expected for the transmission of 70,000 Kw. 
over such small conductors for a distance of 750 miles. Nevertheless, 
the quarter-wave system has certain disadvantages and limitations 
which we may now proceed to discuss, . | | -— n 

(a) Marimum Line Voitage.—The first point to be investigated 
is the nature of the pressure distribution along the transmission 
line. At full load the voltages а& the two ends are of the 


` TABLE IL —PHAsE VOLTAGE AT INTERMEDIATE POINTS ON 
QUARTEB-WAVE LINE. | 


; Voltage at point considered, with power 
Distance from point of delivery. | factor. 


Km. | 1.0. 09. 08 | 07 
; | a i 
0 . (delivery end) . | 100,000 £100,000 | 100,000 | 100,000 
800 eso. wee | 101,000 , 121,000 | 134,000 | 145,000 
600 (mid-point) ... 100,000 | 125,000 | 141,000 | 156,000 
800 5% dud oe 99,000 ; 124,000 | 140.000 | 158,000 
1,200 (station end). . . | 106,600. 115,000 | 126,000. 143,000 


. ni j 


same order, but the question naturally arises whether excessive 


potentials may not be attained at intermediate points. The figures 
given in Table II show the phase pressures attained at intermediate 


ints, when supplying full load (75,000 Kw.) at various power 

At 1-load the phase voltage does not exceed about 130,000 volts; 
on light load the over-voltages disappear ; and on purely induotive 
loads they reappear, being of the same order as on full load when 
the current is 250 amperes. : | 

The star voltage between lines may rise to about 275,000 volts, 
which does not constitute a limiting factor, because it is obviously 
easier to insulate a line for 275,000 volta than it is to insulate 
transformers and switchgear for 225,000 volts, the latter being the 
normal requirement of the case considered. 

(^) Effect of Opening Circuit.—Suppose that the line de 
operating under full load, with a supply voltage of 113,000 volts. 
corresponding to a power factor of about 0°9, what will be the 
effect of opening the circuit suddenly at: the load end? It is 
assumed that the supply station is equipped with extra-rapid 
regulators, so that the current falls instantly from 295 amperes to 
265 amperes (see Table I), the works pressure being reduced 
simultaneously to 11,300 volts, is. to one-tenth of ite full-load 
value, The pressure at the delivery end remains constant at 
100,000 volts, and the line being in resonance on open circuit, the 
pressure required at che station end- wonid. be zero but for the 
presence of resistance. 

Suppose, however, that the regulators in the supply station 
do not operate instantaneously. Instead of the 11,300 volts 
required to maintain 100,000 volta at the far end of the line, we 
shall then have 113,000 volta at the works, and we might expect 
the voltage at the far end to rise to 1,000,000 volts. This corres- 
ponds to the risk of infinitely high voltage in the D.O. series 
system should the line circuit be opened, but,. as a matter of fact, 
there are in both cases circumstances which restrict these dangerous 
pressure rises. 

Let us consider how the load may be interrupted. At the 
delivery end of the line there is a transformer station which may 
be oonnected to the line through cut-outa operating after those on 
the low-tension side. Thus, when the latter open, the trans- 
formers remain connected to the line. The saturation of the trans- 
formers may be made such that their no-load current is 5 per cent. 
of the normal current, absorbing 5,000 K.v.A. for 100,000 k. v. A. 
full load, the induction being, say, 13,000 gauss, requiring 9 ampere- 
turns рег om. The current absorbed will then be 5,000 k. v. A. 
(100 Kv. x 3) = 16'7 amperes. 

If the terminal voltage be increased to 125,000 volts, or to 
135,000 volts, we have the following conditions : — 


Terminal voltage ... ... 125,000 volta 135,000 volta 
Induction, in gauss 16,200 „ 17,500 „ 
Ampere-turn per om. T 60 „ 100 ,, 
Current “it obs 110 amperes 185. „ 
Kilovolt-a nperes ... 33,000 „ 55,500 „ 


These transformers are not of standard design. but there is no 
reason why they should not be built, using iron of very low 
bysteresis loss. 

We have seen that the over-voltage is suppressed with about 
250 amperes reactive at the delivery end, and if with 35 per cent. 
over-voltage we have already a current of 185 amperes, we shall not 
have voltages much above the latter. 

Again, supposing that 125,000 volts at the delivery end is 
obtained with 60 amperes in quadrature, there is required 23,700 
volts and 335 amperes at thestation end, Similarly, 125,000 volts 
and 120 amperes ia quadrature at the delivery end requires 44,500 
volts and 351 amperes at the station end; and 135,000 volts 
8 amperes in quadrature requires 66, 800 volts, 410 amperes at the 
station. Ж ЖО 

Thus, in order to produoe а considerable over-voltage at the 
far end of the line, the current in quadrature risíng rapidly with 
the voltage, it is necessary for the ourrent to rise considerably at 
the station end, and this offers a good opportunity for the use of 
supplementary regulating gear or automatic cat-outs. . 

. Another case to be considered is that of totel removal of load, 
including the reactive current, as in the case of line breakage near 
the delivery end. In this case also the current regulating devices 
at the station end prevent excessive voltage rise at the delivery end 
of theline. If these devices do not operate promptly, the delivered 
voltage cannot rise considerably without the current rising at the 
station end because, when the delivered current is zero, the input 


conditions for various voltages at the delivery end are as in 
Table III :— 


TABLE IIL.—INPUT CONDITIONS FOR VARIOUS DELIVERY 
VOLTAGES ON OPEN CIRCUIT. 
Delivered 


Input, Station Input, 

voltage. . amperes, voltage. K w. 
100, 000 2865 11,300 9,000 
125,000 T 331 14,100 14,000 
135,000 eee 859 15,300 16,600 


Even in this case where the transformer losses have not to be 
considered (the break being on the station side thereof) the power 
absorbed by the line increases rapidly with the delivered vol 
and the current input rises sufficiently to ensure that the station 
regulators or cut-outs come into action. 

The rapid inorease in the power absorbed by the line and dis- 
persed by radiation at increased pressures must not be overlooked. 
Electrolytic and lead oxide lightning arresters have both the 
property of absorbing an amount of power which increases rap'dly 
with voltage once the latter exceeds a critical value By dis- 
tributing such arresters slong the line, the latter is protected 
against lightning as well as over-voltages. 
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. NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


/' Readers are invited to submit particulars of new or improved devices and apparatus, whioh will be published 
| | if considered. of sufficient interest, rt. a NC 


A Simple Time- Checking System. 

The device described below was in use in one of the large 

ench works during the war, and was employed in that 
particular instance for checking. the total time, each day, 
during which the individual units of a number of cold draw- 
benches were actually operating. · КЎ | 

The sketch (fig. 1) shows, diagrammatically, апе unit of 
the time-checking apparatus which consisted of the following 


Fic. 1.—A SIMPLE TiME-CHECEING SYSTEM. 


parts: A is an ordinary cheap clock fitted with a pendulum 
B, and is situated in the foreman's or shop manager's office; 
C is an electromagnet, energised by a battery D, and E is 
a contact maker, completing and maintaining the battery 
cc when the draw-bench is tight, i.e., doing its 
work. 

The operation is very simple. The electro-magnet о. is eet 
with its poles almost touching the pendulum rod at the end 
of its swing. Now if the contact maker E closes the circuit 
the magnet wil be energised and hold the pendulum just 
eo long as E makes contact, thus stopping the clock; when 
E breaks circuit the pendulum is released, and the clock runs 
normally until again stopped by E closing. The contact maker 
E is fitted on the draw bench so that when the chain is tight 
E makes contact, and the clock is stopped; directly the chain 
slackens E breaks circuit, and the pendulum is released. Each 
draw bench is furnished with a contact, and each has its 
corresponding clock in the foreman's office. Every morning 
the clocks are set to the correct time, and at the end of the 
day each will. have lost to the extent of the time during which 
its draw bench has been in actual operation. 

The system can, of course, be applied to any kind of 
machinery, and enables an accurate record {о be kept of 
intermittent operations on a number of similar machines. 


The Watt Motor. 


Much interest was shown in the demonstrations given re- 
cently at Faraday House, London, by THE Warr Motor Co., of 


Premier House, 150, Southampton Row, W.C. 1, of a motor, 


fig. 2, having а squirrel-cage rotor that will start with almost 
a full load with a starting current of only 40 to 50 per cent. 
above the normal curtent. It may be constructed for single or 
polyphase currents, for various speeds, voltages, and periodici- 
ties, and at present in sizes of from 1 to 7.5 H.P. The motor is 
simply started by means of a star-delta switch on the stator 
frame, which at the same time takes the place of the com- 


monly-used. knife switch. No starting resistance is used. 


Fic. 2.—THE Watt Motor. 


Thus attendance becomes easier as no starting or regulating 


devices are necessary. The absence of slip rings and bush gear 


aids in the elimination of running troubles, and reduces 
maintenance costs and the fire risk. Space is also economised, 
due to а squirrel-cage motor being from 15 to 90 per cent. 
shorter than а corresponding slip-ring machine. Particulars 
of the motor tested are: 7.5 H.P.; 1,420 R.P.M.; 380 volts; 
squirrel-cage rotor; 50 cycles, 3-phase. 
The results of efficiency tests are set out below :— 
B. H. 7p. eee ә 5763 3°75 1°87 Nil. 
Amps ... 0 owe 119 93 TO 5 39 — 
Power faotor ... 086 082 073 054 0°22 
B.P.M. ... Sus 1415 1110 1455 1172 1497 
Вір ... „ ЭТ 10 3°0 1˙9 03 
. Efficiency 7,  ... 83 85 84 15 Nil. 
The: testing pressure was approximately 390 volts, and the 
current taken by the motor with the switch in the first posi- 
tion was about 15 amps., while with the rotor locked it was 
about 18 amps. The torque at standstill position was 22.9 Ib., 
or about 88 per cent. of the full-load torque. 


А New Telephone Receiver. u 


Our illustration, fig. 3, which we reproduce from the T. & Т. 
Age, shows & oross sectional view of an automatic receiver for 
manual telephone systems, that has been invented by Mr. 
E. E. Ries, of New York. The receiver is about the same 
width, but only half as long, as the ordnary standard disk 
set receiver, and the novelty is that the receiver is not used to 
close the signalling circuit. The Ries receiver has a self- 
contained switching element which renders switching gear 
inside the telephone stand unnecessary. The received does 
not need to be hung on a hook, but may be set on a desk 
anywhere within reach of the user. In the centre in a sealed 
cup-like receptacle is a deposit of mercury; when the receiver 
is lifted and moved toward the ear of the user the mercury 


falls in a direction so that it effects a momentary electrical 


Fig. 3.—A New TELEPHONE RECEIVER. 


contact between the metal of the cup and a contact disk, 
shown just above the mercury in the illustration. The closing . 
of this contact accomplishes the same purpose as does the 
switch-hook in a standard desk set; that is, it closes the 
signalling circuit which attracts the attention of the operator 
at central. Should the operator not respond promptly, when 
this receiver is used, it is not necessary to '"iuggle " a switch- 
hook, but only to tilt the recetver slightly so that the column of 
mercury may once more make a momentary contact. The use 
of a receiver of this type does away with switch-hook troubles, 
and as the quantity of mercury einployed is sufficient to in all 
cases insure proper contact between the points to be con- 
nected, it would seem that the operation of the signalling 
circuit is at all times positive, and the contact of sufficient 
duration to give a. positive signal. One difficulty with the 
switch-hook is that the average telephone user, not under- 
standing the necessity for reasonably prolonged contact, 
operates the hook too rapidly to permit the lamp at central 
to light up. Also. it is evident that the entire list of service 
defects, resulting from users failing to restore receivers to the 
hooks when finished talking, are avoided by the use of the 
Ries receiver. The receiver is во designed that no matter how 
it may be aet down on a table or desk it will automaticall 
assume an upright position, thereby disconnecting the дапаў 
ling circuit to the exchange. . 
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REVIEWS. 


Silvanus Phillips Thompson, D. Se., 
and Letters. By JANE SMEAL. THOMPSON and HELEN G. 
THOMPSON, B.Sc. London: T. Fisher Unwin, Ltd. Рр. 
1x+372; 13 illustrations. Price 21s. net. 


The many students and workers in various paths of science 
who have had the privilege of passing under the genial guid- 
ance of Silvanus Thompson will welcome the glimpse that is 
afforded by his wife and second daughter, in this book, of his 
upbringing, home life, and manifold activities in other direc- 
tions than those in which they themselves came in contact with 
him. The authors are conscious of their difficulty, because of 
their nearness to him, in seeing the man 1n his true perspec- 
tive; how much inore difficult then must it be for those to do 
so who encountered but one or two facets of this many-sided 
crystal.” 

Most of us who knew ''the Doctor” (as he was always 
called) encountered him at the most impressionable period of 
our lives, and at the very outset of our professional careers. 
His wealth of knowledge and his enormous activity provided a 
splendid example, while the intluence of his personal character 
and of his genial wisdom has shone as a guiding light through- 
out the lives of many who have never had the opportunity of 
acknowledging the fact. 

Born а Quaker, married to а Quaker, and regarded as а 
prophet among them to the end of his davs, the Doctor was & 
truly Christian gentleman—upright and honourable, yet free 
from any narrowminded bigotry. He loved music, was a 
talented painter, occasionally wrote verse which contained evi- 
dence of real poetic feeling, and was a master of lucid English, 
both as lecturer and as writer. 

His career as а teacher of science began at University Col- 
lege, Bristol, in 1876; but in 1885 he became principal of, and 
professor of physics in, the City and Guilds of London In- 
stitute’s Technical College at Finsbury, and it was in this 
рау that he did his best work and will be chiefly remen- 

ere 

The list of his printed books, papers, addresses, and com- 
munications to societies extending over 40 years, fills nearly 
ten pages of the Life’; and of these there is no doubt. that 
his Elementary Lessons in Electricity and Magnetism," fre- 
quently referred to in lectures as ''this little red book of 
mine," was the most widely known. ‘This was first published 
in 1881 and was many times revised, the last occasion being in 
1914. Of contemporary reviews, that which appeared in 
Nature from the pen of Sir Oliver Lodge seems to have been 
the only one which pointed out a tendency to dogmatise, which 
We afterwards came to regard as characteristic. 

He had а habit of putting forward a theory.in such con- 
vincing form that it came to be accepted as gospel by his 
students. Thus he announced that many persons, including 
himself, were disposed to regard electricity ав identical with 
the. luminiferous ether—and now, if we are to believe Einstein, 
the luminiferous ether is simply ‘not there. 

We find the chronological method adopted a little difficult, 
for'it is not always possible, without turning back a few pages, 
to tell what year is being referred to. It is probably best, in 
writing the biography of one who has been active in many 
directions, to pursue one branch of activity from the beginning 
to the end, but every reference to a date should contain the 
year, and a marginal note showing the year that is being 
written about facilitates reference immensely. 

Thompson was always an attractive speaker at the Institu- 
tion of Electrical Engineers, though occasionally his forceful 
manner of speaking made him appear more dogmatic than may 
have been his intention. At least one student committed him- 
self in an examination to the statement that no ordinary 
flexible conductor for an electric lamp would stand 190 volts, 
because the linpression gained from the Doctor's contribution 
to a discussion on a paper on 200-volt lamps by the late Gustav 
Byng was that a pressure of 50 volts was much better, and 
anything over 100 was dangerous. 

There are one or two inaccuracies in the book, which should 
be removed from any future edition. 
elected as, and she is not now, an honorary member of the 
Institution of Electrical Engineers. The list shows her as an 
ordinary member who has compounded for her annual subscrip- 
tion. Lord Kelvin was not the first, nor was he at any time 
the only, honorary member. It is true that the statement that 
he was the first purports to be drawn from a letter of his own 
(p. 981), but this 1s phrased in a curiously misleading manner. 
Until 1899 the I. E. E. for some reason debarred' itself from con- 
ferring the distinction of honorary membership upon persons 
who were still in active practice. Of those who had retired, 
Adolphe Cochery had been so honoured in 1881, and Henry 
Wilde in 1898, and both were living in 1899. Kelvin was the 
first to be elected under the new rules, which removed this 
illogical disability, and Swan, afterwards Sir Joseph Swan. 
was the second. The evening reception of the Institution and 
of the Finsbury Technical College has alwavs been the con- 
versazione, not the soirée. Professor Miles Walker is not at 
the University of Manchester (p. 91), but at the Manchester 
Municipal College of Technology. Von Hefner-Alteneck (p. 171) 
was not two men, but one. Dr. Walmsley (p. 136) has only 
one e in his name; ‘bracketed ’’ (p. 19) has only one t; 
Reichsanstalt (p. 121) is generally written as one word; Albe- 
marle (p. 156) has only one r; Elihu Thomson (p. 170) is given 


LL.D., F.R.S. His Life 


Mrs. Ayrton was not: 


wrongly as Thompson. The Junior Institution of Engineers 
was formerly the Institution of Junior Engineers (p. 102). The 
judgment of Lord Justice North (p. 117) in the telephone case 
was not that ''every surface which can vibrate is a 
diaphragm," but that “a diaphragm is something which 
separates something from something else.” 

Lhe work which Thompson did at Finsbury is worthy of more 
generous commemoration than it appears likely to get. The 
College is not ideally situated, and for many years was inade- 
quately equipped. The absence of corporate feeling among the 
students (p. 132) (in which respect it differs from many of the 
later polytechnics) and the apparently moribund condition of 
the Old Students’ Association are undoubtedly in some measure 
due to the lack of any common-room or opportunity for the 
students to mingle together out of working hours. The college 
authorities declined to afford a euitable situation for any memo- 
rial to be erected there, and it now appears from the papers 
that the end of the College itself is in sight. The only 
memorial now existing or, apparently, contemplated, is that 
his library has been purchased and presented to the I.E.E. to 
be preserved intact as the Thompson library. There is, or will 
be, a bust of the Doctor in the library. 

There seems little doubt that Thompson’s views on national 
and international matters, particularly on the subject of the 
Boer war, were not popular in official quarters. Hence he 
received no knighthood, no distinction at the hands of the 
State, and was not elected to the principalship pf London 
University, which post was given by the Government of the 
time (1901) to Professor Arthur Riicker, М.Р. 

Sir William Ramsay, who had unsuccessfully applied for the 
headship at Finsbury when Thompson secured it, was the 
recipient of many official honours; and after his death the col- 
lection of a large sum of money for the foundation of research 
scholarships to his memory was embarked upon. The endow- 
ment of Thompson Memorial Scholarships was discussed to 


. some extent, but found little favour, there being apprehen- 


sions in some quarters that ‘‘ scholarships were going to be 
overdone.” But it is not even now too late, and surely the 
best commemoration of a teacher is to extend his activities to 
future generations. 

Of the 13 illustrations in the “Life,” the one which gives 
the truest impression of the Doctor's never-failing genialitv is 
that at p. 352, where he is shown in the company of his first 
grandchild. 


Wireless Telegraphy. 
201 figs. London: 
7s. 6d. net. 


The success attained by the first edition of this book, which 
was printed five times in as many years, is the best evidence 
that could be offered as to the value of the treatise. In its 
second edition the book is revised and enlarged to cover modern 
practice, and the author has again succeeded in producing a 
volume which should just meet the requirements of seafaring 
operators and of students preparing for the P.M.G. certificates 
in radio-telegraphy. A considerable number of fresh diagrams 
have been added (the clearness of these has always been an 
excellent feature of the book), the notes on the Marconi svs- 
tem have been materially extended, and a very useful glossary 
has been added. The book remains one for the practical man, 
entirely free from mathematics, excepting the simple funda- 
mental formula which must be introduced. Operating prin- 
ciples and constructional details are explained clearly, simply. 
and in such manner that the reader can proceed from this book 
to the study of any more advanced treatise without having to 

“unlearn “ anything. 

The introductory chapter deals very well with the funda- 
mental quantities and phenomena of capacity, inductance, elec- 
trical oscillations, waves and resonance. The treatment given 
brings one, with very satisfactory promptitude, to the con- 
sideration and comprehension of transmitting circuits and 
equipment. Recciving circuits are then discussed, and it is 
quite remarkable in these introductory chapters how the author 
eliminates tedious elementary matter whilst still catering for 
the needs and limitations of the student who has little or no 
previous knowledge of electricity. For instance, it Is no mean 
accomplishment to describe clearly the construction and prin- 
ciple of operation of ammeters, ‘voltmeters, wattmeters and 
frequency meters all in half a dozen pages. 

All the main tvpes of detectors are de seribed in Chapter TV, 
their characteristics being clearly explained, together with their 
circuits and the adjustments required. Miscellaneous receiving 
apparatus—the testing buzzer. shunted buzzer, telephone relay. 
and variometer—are discussed in the next chapter. The use of 
the vacuum valve as a detector and as an amplifier is ex- 
plained clearly and in sufficient detail for the present needs of 
the average operator: it is probable, however. that one or more 
entire chapters will have to be devoted to the three-electrode 
tube and its applications 1n the next edition. 

The next half dozen chapters provide а very useful descrip- 
tion of the equipment and operation of the Marconi, Poulsen, 
Telefunken, and Lepel systems, the Goldschmidt high- 
frequency alternator, and portable installations and «small 
power sets. With one or two unimportant exceptions, the 
illustrations and wiring diagrams are particularly clear. and 
the reader will find that these chapters give him an excellent 
survey of the various systems. Similarlv, the last five chap- 
ters provide an excellent treatment of radio-measurements, 
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wiring diagrams, regulations and instructions, abbreviations 
and codes, and the localisation of faults. 

The chapter on measurements covers the principles and 
apparatus employed and the calculations involved in measur- 
ing capacities, insulation resistance, wave lengths, induct- 
ances, coupling and resonance, strength of received signals, 
and so on. The operator should have no difficulty in under- 
standing and applying all the methods described. The chap- 
ters on wiring diagrams and their interpretation; regulations 
and instructions for ships and stations licensed by the Post- 
rnaster-General; and abbreviations and codes, call for по 
special comment save that they are arranged conveniently for 
reference. The final chapter on fault localisation is, of course, 
very important, and the procedure laid down should lead to 
the speedy detection and correction of any probable fault. 
The author need have no fear that the success of his hand- 
book will not be continued. 


Wireless Telgraphy and Telephony. First Principles, Present 
Practice and Testing. Ву H. M. Dowsett, M. I. E. E., 
F.Ph. Soc. Lon., M.I.Rad.E. 331 pages; 306 figs. Lon- 
don: The Wireless Press, Ltd. Price 9s. net. 


The author of the present book is the joint author with 
Mr. J. C. Hawkhead of the Handbook of Technical Instruc- 
tions for Wireless Telegraphists, which is no doubt well 
known to all our readers who are engaged in wireless tele- 
graphy. In that book is given a description of the construc- 
tion and action of the various commercial sets of apparatus 
produced by the Marconi Company, sufficiently detailed to 
enable the operator to work and adjust the gear under his 
charge. The present book is more theoretical. It describes, 
as fully as possible in the space available, the fundamental 
physical phenomena on which wireless telegraphy is based, 
and, without going too far into mere operating details, gives 
an up-to-date account of the utilisation of these phenomena 
in wireless practice. А considerable portion of the book is 
devoted to useful descriptions of methods by which the various 
Ineasurements and tests necessary in wireless telegraphy are 
carried out. 

The first chapter is devoted to a short account of the work 
on atomic structure and the nature of electricity, which has 
been carried out in recent years by J. J. Thomson, Rutherford, 
and other scientists. The subject of the next chapter is described 
as Phase displacement effects in elementary circuits." In 
this chapter are discussed the effects produced by inductance 
and capacity in alternating current circuits, the effects of phase 
alterations on the alternator generating the current, the theory 
of the transformer, with special reference to its use in wireless 
telegraphy, and a brief account of the use of vector diagrams 
in alternating current problems. The third chapter deals with 
the spark discharge, and discusses the theory of the ordinary 
spark transmitter, the Marconi synchronous disk discharger, 
and the quenched gap. 

In the fourth chapter brief descriptions are given of the 
high-frequency alternators of Duddell, Alexanderson, the 
Société Francaise Radio-Electrique, and Goldschmidt, the fre- 
quency increasing devices of Vallauri and Joly, and the“ timed 
spark system of the Marconi Company. Then follows an 
account of the theory of the Poulsen arc, with a short descrip- 
tion of actual Poulsen arc transmitters. _. 

The fifth chapter is devoted to a description of the effects 
due to the emission of electrons from heated metals, and the 
practical application of these effects in the design of the three- 
electrode valves so largely used at the present day for sensitive 
receiving apparatus, and for the generation of continuous 
waves for ordinary wireless telegraphy and for wireless tele- 
phony. Descriptions are given of some sets of apparatus re- 
cently produced by the Marconi Company for wireless tele- 

honv. 
i The following chapter deals with high-speed wireless tele- 
graphy. The system of transmission using 8 high-tension 
switch controlled by a Creed air engine operated from a Wheat- 
stone transmitter is described, followed by an account of the 
methods of receiving high-speed signals either on a dictaphone 
record or photographically Љу means of an Einthoven string 
galvanoineter. , . 

The remainder of the book is occupied with, methods of 
measurement and testing. In Chapter VII is given а fairly 
full account,of current and electromotive force measuring ap- 
paratus. Chapter VIII deals with resistance measurements, 
including descriptions of the portable resistance measuring 1n- 
struments known as the ‘ Ducter " and the Megger,” and 
Chapter IX with the measurement of the low and high fre- 
queney capacity of ordinary condensers and of wireless aerials. 

In the next chapter are given methods for measuring induct- 
ance, both at low and at high frequencies, and in the following 
one methods for the measurement of frequencies, ranging from 
that of a rotating piece of machinery to that of the electric 
uscillations used in wireless telegraphy. | 

Chapter XII is devoted to the measurement of the dielec- 
tric strength of materials, the testing of the insulation of 
electrical machines and condensers, the designing of insulators 
to resist high voltages, and the methods by which they are 
tested, while in Chapter XIII is given an account of the 
nhenomena of damping, and a description of the methods used 
for measuring the decrement of wireless telegraph circuits. 

The final chapter deals with the measurement of the direction 


*. 


and position of transmitting stations, and of the intensity of 


received signals. 


It will be seen from the foregoing brief summary of its con- | 


tents that the book under review covers in a very complete 
manner what тау be described as the more theoretical side 
of practical wireless telegraphy. 1% is very fully illustrated, 
and although some of the reproductions of photographs of 
apparatus and machinery are not very clear, the diagrams are 
excellent. The book is well printed on good paper, and we are 
sure that 16 will be found of great use to those readers who, 
without the advanced mathematical knowledge necessary to 
read the more abstruse books on wireless telegraphy, yet desire 
to continue their studies of the subject bevond the stage neces- 
eary to enable them merely to handle the gear, without having 
a clear idea of the functions of the different pieces of ap- 
paratus concerned. ` 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serron-Jones. O'DeLL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


20,354. “ Membrancous transmitter for. subaqueous signals." Signal Ges. 
July 10th. (Germany, March 13th, 1915.) : 

20,355. ''Subinarine sound-receiving devices." Signal Ges. July 10th. 
(Germany, September 8th, 1915.) 

‚40,356. '' Transmitting and receiving devices for subaqueous sound waves. 
Signal Ges. July 10th. (Germany, April 4th, 1916.) 

20,357. Sound producing or receiving devices.“ Signal Ges. July 10th. 
(Germany, June Sth, 1917.) 

20,358. '' Sending or receiving device for subaqueous sound waves." Signal 
Ges. July 10th. (Germany, September 17th, 1917.) | 
20,359. '' Sound producing or sound receiving devices." Signal Ges. July 
10th. (Germany, February 22nd, 1918.) 

20,360. '' Subaqueous sound producer or receiver." Signal Ges. July 10th. 
(Germany, July lith, 1918.) 

20,361. ''Sound-transmitting arrangement.“ Signal Ges. July 10th. 
(Germany, April 14th, 1919.) 

20,362. '' Sound producers and receivers. Signal Ges. July 10th. (Ger- 
many, July 31st, 1919.) 

20,363. '' Sound producers and receivers.“ Signal Ges. July loth. (Ger- 
many, August 4th, 1919.) 

20,364. ''Receiving device for submarine sound signals." Signal Ges. 
July 10th. (Germany, August 10th, 1917.) 

20,365. ''Listening devices." Signal Ges. July 10th. (Germany, March 
30th, 1917.) i 

90,369. “ Device for ascertaining direction of sound waves.” Signal Ges. 
July 10th. (Germany, May 29th, 1915.) 

20,370. '' Electro-magnetic vibratory devices." Signal Ges. July 10th. 
(Germany, July 12th, 1915.) 

90,371. “ Sound receivers.” Signal Ges. July 10th. (Germany, November 
29th, 1915.) 

20,372. ** Sound apparatus.“ Signal Ges. July 10th. (Germany, February 
17th, 1916.) 

90,373. ''Sound apparatus." Signal Ges. July 10th. (Germany, March 
l5th, 1916.) 

20.374. Sound-signalling device." Signal Ges. July 10th. (Germany. 
March 3rd, 1917.) 

90,375. ''Subaqueous sound producers and receivers." Signal Ges. July 
10th. (Germany, November 5th, 1917.) ; 

20,376. Direction finder for sound waves." Signal Ges. July 10th. 
(Germany, July 10th, 1915.) 

20.399. Multiplex telephony." Ges. für Drahtlose Telegraphic. July 10th. 
(Germany, May 27th, 1919.) 

90,400. '' Thermionic tube electro-magnetic wave generating arrangements.” 
Ges. für Drahtlose Telegraphie. July 10th. (Germany, October 25th, 1918.) 
90,401. ''Generation of high-frequency currents." Ges. fur Drahtlose Tele- 
graphie. July lOth. (Germany, January 19th, 1915.) 

90,402. '' Thermionic tube electro-magnetic wave generating arrangements.“ 
Ges. für Drahtlose Telegraphic. July 10th. (Germany, September 9th, 1918.) 
20,404. ‘ Electrodes for searchlights." Optische Anstalt C.P. Goerz Akt.- 
Ges. July 10th. (Germany, September 19th, 1918.) 

20,05. Electrodes for searchlights."" Optische Anstalt C. P. Goerz Akt.- 
Ges. July 10th. (Germany, September 24th, 1918.) 

90,406. “ Arc lamps for searchlights." ^ Optische Anstalt C. P. Goerz 
Akt.-Ges. July 10th. (Germany, October 14th, 1918.) 

20,408. “ Electric arc lamps." Optische Anstalt C. P. Goerz Akt.-Ges. 
July 10th. (Germany, June llth, 1919.) 


90,414. '' Electro-magnetic tension devices." F. Krupp Akt.-Ges. July © 


10th. (Germany, June 23rd, 1919.) 

90,415. ‘ Electric resistance connectlons," F. Krupp Akt.-Ges. July 10th. 
(Germany, November 2lst, 1918.) 

20,426. “ Adjustable ignition means for combustion engines." D. J. 
Pickee. July 10th. (Germany, August 1600, 1919.) 

20,431. Using dynamo of vehicle as speed indicator." R. Gauthier and 
Co. July 10th. (France, April 26th, 1919.) 

20,440. “ Electrical annunciator, &c." G. Schmidt and Boker Co. July 
10th. (Germany, March 27th, 1918.) 


20,441. '' Electric heaters, &c.'" Majestic Electric Development Co. July 
10th. (United States, December 26th, 1917.) 


20,465. '' Electric accumulators.’ G. Fromont. July 10th. (France, Sep- 
tember 2lst, 1916.) 


20.466. Electric accumulators.” G. Fromont. July 10th. 

20,498. “ Cathode generators." Ges. für Drahtlose Telegraphie. July 10th. 
(Germany, September 9th, 1918.) 

20,499. ‘Conducting coils." Ges. für Drahtlose Telegraphie. July 10th. 
(Germany, March 4th, 1918.) 

20.500. Production of oscillations by cathode tubes.“ Ges. fur Drahtlose 
Telegraphie. July 10th. (Germany, April 30th, 1919.) 

20.505. Bow collectors for electric vehicles." C. Conradty. July 10th. 
(Germany, June 17th, 1918.) : 

20,506. Slip pieces for bow collectors.“ С. Conradty. July 10th. 
(Germany, September Ist, 1915.) 

20,507. Antenna systems for receiving eicctric waves.“ Ges. für Draht- 
lose Telegraphie. July 10th. (Germany, June 18th, 1918.) 

20,508. Bow collectors for electric railways.” С. Conradty. July 10th. 
(Germany, April 28th, 1916.) : a 2% 

20,510. ''Flash lights, &c.'" Diamond Electric Specialities Corporation. 
July 10th. (United States, May 2nd, 1918.) 
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20,536. ‘ Purification of service air for compressors, turbo-dynamos, &c.” 
Deutsche Luftfilter-Bauges. July 10th. (Germany, July 28th, 1915.) 

20,552. Oscillating watt-hour meters." Körting & Mathiesen Akt.-Ges. 
July 10th. (Germany, June 9th, 1915.) i 

20,562. ''Spark plugs." Champion Ignition Co. 
November 22nd, 1917.) 

90,563. “ Spark plugs. Champion Ignition Co. July 10th. 
September 25th, 1918.) 

90,573. ‘* Process for regenerating ener 
Constructions Electriques de Belgique S 
June 7th, 1919.) | 

20,574. Contact finger for rheostats, &c.’* Constructions Electriques de 
Belgique Soc. Anon. July 10th. (Belgium, April 2nd, 1919.) 

20,580. ''Driving systems for alternate-current meters.“ 
Akt.-Ges. July 10th. (Germany, June 12th, 1919.) 

20,588. Electric induction furnaces.” W. Grundhofer. July 10th. 
many, January 21st, 1918.) 
20,600. '' Spark plug." 

March 3rd, 1917.) 

20,613. ‘‘ Ground connections for wireless stations.” 
10th. (Germany, November 8th, 1917.) 

20,617. Ground connections for wireless 
July 10th. (Germany, March 22nd, 1917.) 

20,632. ** Apparatus for rhythmically influencing electric waves produced 
13 cathode tubes. Dr. Е. F. Huth Ges. July 10th. (Germany, Apri! 3rd, 
1919. 

20.834 “ Method of connection for producing oscillations with vacuum 
tubes." Dr. E. F. Huth Ges. July 10th. (Germany, September 27th, 1917.) 

90,635. Service arrangement for transmitting stations." Dr. E. F. Huth 
Ges. July 10th. (Germany, September 8th, 1916.) 

20,636. Coin-freed meter for electricity, RD. water, &c." 
Elektricitats Ges. July 10th. (Germany, July 13th, 1917.) 


July 10th. (United States, 
(United States, 


in direct-current electric motors.” 
Anon. july 10th. (Belgium, 


Dr. P. Meyer 
(Ger- 
Champion Ignition Co. July 10th. (United States, 
R. Goldschmidt. July 
R. Goldschmidt. 


stations.” - 


Allgemeine 


20,655. '' Multiple electric fuses.” Neue Industrie Werke. July 10th. 
(Germany, December 23rd, 1914.) 

20,662. '' Arrangement for reception of electrical waves." Юг. E. F. Huth 
Ges. July 10th. (Germany, April 26th, 1919.) 

20,667. Process for distribution of light of electric пор Е. W. and 
Dr. C. Killing, Westfalische Gaslühlicht Fabrik. July 10th. (Germany, 


December 4th, 1915.) | 
20,676. Dynamo electric machines." F. H. Schroeder. July 10th. 
20,688. '' Production of electric carbons.” Dynamobürsten-Fabrik  Nürn- 

derg-Reichelsdorf Schmidthammer & Magnus. July 10th. (Germany, March 

20th, 1918.) 

20,701/2. ** Machines for manufacture of electric lamps." H. S. Irwin. 

July 10th. 


20,710. d plugs. Soc. Internationale pour l'Exploitation de la 


Bougie Sol. July 10th. (France, March 5th, 1918.) 
20,717. ''Sparking plugs." Soc. Internationale pour l'Exploitation de là 
Bougie Sol. July 10th. (France, July 15th, 1919.) 
20,728. “ Interrupting devices for sparking apparatus." 
July 10th. (Germany, T nc lst, 1918.) 
20,738. Electric switches." P. Aufranc. July 10th. 


1919. 
20.739. * Holders, &c., for electric lamps." Bamberger, Leroi & Co., and 
K. Gutmann. July 10th. (Germany, February 4th, 1919.) 


R. Bosch Akt.-Ges. 


(France, July llth, 


20,744. '' Electric advertising signs." О. Fehler. July 10th. (Germany, 
June 6th, 1918.) 

20,755. ** Continuously renewable cathode for anode surface." M. F. L. A 
Aymard. July 10th. 

20,756. Electrolytic cell.“ М. F. L. A. Aymard. July 10th. 

20,761. ‘* Adjustable ignition means for combustion engines." D. J. 
Pickee. July lotb. (Germany, February 16th, 1918.) 


20,782. Thermionic valves." H. Morris Airey, A. K. Macrorie, S. R. 
Mullard, and G. Shearing. Juiy 10th. 

20,783. Use of multiple seals with silica valves, &c." H. Morris Airey, 
A. К. Macrorie, S. К. Mullard, and G. Shearing. July 10th. 

20.784. Insulation and support of valve electrodes." H. Morris Airey, 
А. K. Macrorie, S. R. Mullard, and G. Shearing. July 10th. 


20.807. Electro magnetic wave signalling systems." M. Latour. July 


10th. (France, December 16th, 1918.) 
20,808. '' Electro-magnetic direction finding systems." М. Latour. July 
10th. (France, December 7th, 1918.) 


20,809. '' Receiving arrangement for reception of electro-magnetic waves.” 
M. C. A. Latour. July 10th. (France, October 27th, 1916. 


20.810. ''Inductances." M. Latour. July 10th. (France, December 12th, 
1918.) 

20,811. Telegraphic systems." М. Latour. July 10th. 

20,814. Electromagnetic wave-receiving systems.” Soc. Francaise Radio- 


Electrique. July 10th. (France, November 31st, 1916.) 

20.815. Wireless telegraphy." Soc. Francaise Radio-Electrique. July 10th. 
(France, October 26th, 1916.) 

20,817. “ Electrically-driven vehicles.” 
lOth. (Germany, July 3rd, 1919.) 

20,819.. ** Railway signalling apparatus." J. Bethenod. July 10th. 
May 3rd, 1919.) 

20,824. '' Electric contact device." Ges. fur Nautische Instrumente. July 
lOth. (Germany, May llth, 1916.) 

20.829. Electric connecting device for floating or submarine vessels. " 
Neufeldt & Kuhnke. July 10th. (Germany, July 21st, 1916.) 

20,831.—** Circuit arrangements of automatic telephone exchanges." Сек. 
fur Elektromechanische Telephon apparate. July 10th. (Germany, January 
10th, 1914.) 

20.882. Sending device for subaqueous sound signals.” 
lth. (Germany, February 6th, 1915.) 

20,833. '' Submarine sound-signalling apparatus.’ 
(Germany, March 18th, 1910.) 

20,834. Signal transmitting devices." Signal Ges. 
September 25th, 1917.) 

20,835. ''Sound transmitting installations." 
many, October Ist, 1917.) | 

20,836. '' Electro-magnetic sound producers and receivers.” 
July 10th. (Germany, August láth, 1918.) 

20,837. '' Device for adjusting degree of coupling in sound apparatus.“ 


Hansa-Lloyd Werke Akt.-Ges. July 


(Freace, 


Signal Ges. Tuly 


Signal Ges. July 10th. 


July 10th. (Germany, 


Signal Ges. July 10th. (Ger- 


Signal Ges. 


Signal Ges. July 10th. (Germany, August 16th, 1918.) 

20.938. '' Electro-magnetic sound apparatus.“ Signal Ges. july 10th. 
(Germany, November Ist, 1918.) 

30.839. '' Electro-magnetic sound apparatus." Signal Ges. July 10th. 
(Germany, November 18th, 1918.) 

20.840. Devices for assisting navigation." Signal Ges. Juls 10th. (Ger- 
many, December 27th, 1918.) 

20.842. Sound signalling device." Signal Ges. July 10th. (Germany, 
April 27th, 1917.) : | x 
20,845. *'' Electro-magnetic sound producers and receivers." Signal Ges. 

July 10th. (Germany, January 20th, 1919.) | : 
20,846. ''Signal transmitting devices. Signal Ges. July 10th. (German 
September 25th, 1917.) | di n 
20,847. '' Reception of submarine sound signals." Signal Ges. July 10th, 


(Germany, January 25th, 1917.) 


20,848. Submarine sound signalling." Signal Ges. July 101. (Ger. 
many, October Ist, 1915.) | 

20.849. “* Submarine sound transmitter. Signal Ges. July 10th. (Germany, 
May 3rd, 1918.) 


20,850. '' Receiving device for submarine sound signals. 
July 10th. (Germany, May 19th, 1917.) 

20,862. *“ Keyboard telegraph transmitter." J. Gell. July 12th. 

20,863. “ Telegraph receiving instrument.” J. Gell. July 12th. 

20,865. '' Electric furnaces.” B. A. Pilkington. July 12th. 

20,877. © Receiving circuits for wireless telegraphy.” H. J. J. M. de 
Regnauld de Beilescize. July 12th. 

20,878. Electro-magnetic wave M. de 
Reg nauld de Bellescize. July 12th. 

20.879. * Railway, &c., signalling systems." J. 
(France, December 20th, 1919.) 

20,880. '' Electro-magnetic wave signalling systems.” 
lth. (France.) 

20,881. “ Railway, &c., signalling systems.” 
(France, April 28th, 1919.) 

20,882. '' Generator of electric oscillations." Ges. für 
graphie. July 12th. (Germany, August 7th, 1917.) 

20,8838. Elec tro- magnetic wave- receiving arrangements.“ 
lose Telegraphic. July 12th. (Germany, February Sth, 1916.) 


Signal Ges. 


receiving systems." H. J. J. 
Bethenod. July  l2ih. 

J. Bethenod. July 
J. Bethenod. July 12th. 
Drahtlose Tele 


Ges. für Draht- 


39,890. '' Secret telegraphic, telautographic, telephotographic, wire, or wire- 
less transmission systems." E. Вена. Juty 12th. (France.) 
20,891. ''Thermionic tube relay arrangements." M. Latour. July 12th. 


(France.) 

20,892. “ Electrical systems involving three electrode thermionic tube 
elements." M. Latour. July 12th. (France, December 16th, 1918.) 

20,893. '' Thermionic tube element arrangement.“ M. Latour. July 13th. 
(France.) 

20,894. '' Telegraphic communication systems.“ M. Latour. July 12th. 
(France.) . 

20,912. Electric cable attachment.“ 
and C. B. Wardman. July 12th. 

20,916. '' Automatic, &c., telephone systems.“ D. A. Christi: d Si 
Bow cn uM p yste ristian and Siemens 

20,919. *'' Paper insulated wire.” V. 
24th, 1917.) 


Vulcan Motor & Engineering Ce. 


Planer. July 12th. (Germany, Ју 


20,920. '' Paper band covering for electric wires." V. Planer. July 12th, 
(Germany, October 15th, 1917.) 
20,921. Power line for indoor wiring." V. Planer. July 12th. (Austria, 


November 13th, 1916.) 
20,924. “ Energy translation connection by vacuum tubes.” Dr. 
Huth Ges. July 12th. (Germany, October 19th, 1918.) 
20,927. ** Mono telephones." E. Rumpler. July 12th. 
ber, 15th, 1917.) | 
20,928. ‘Installation for operation of Rontgen tubes." S. Loewe. July 
12th. (Germany, March 5th, 1919.) | 
20.929. Arrangement of connections for generating and receiving elec- 
1017. vibrations.“ Dr. E. F. Huth Ges. july 12th. (Sweden, July 7c. 


E. F. 


(Germany, Novem- 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


A919. 
5,308. '' Form of light-intensifier for metal filament electric lamps.“ 
Roberts. March 4th, 1919. (146,558.) 
6,007. “ X-ray apparatus." М. B. Rodriguez. March llth, 1919. (146.561 .) 
6.097. Wireless and other signalling systems using high-frequency cur- 


E. F. 


(146 562.) Western Electric Со. (Western. Electric Co.). March llth, 1919. 
6.168. Sys ignalli ; А NER - | 
l3th, 1918. 140500) signalling in fluid melia." R. A. Fessenden. March 

8,198. Electrode for perforating metal plates.“ C. J. Holslag. Apri 
1919. (146.573. ) j Ч plates J. Holslag. April 1st, 


8,63. “ 5 for electromagnetic wave transmission and reception 
systems.“ P. P. Eckersley. April 4th, 1919. (14. 586.) 

8.650. Station sets for intercommunication telephones." R. L. M 
April 5th, 1919. (146,589.) nd idis 

8,651. “Station telephone sets for intercommunication telephone systems.” 
R. L. Murray. April 5th, 1919. (146,590.) й к 

8,652. “ Driving mechanism for the selector arm of automatic Selector 
switches." R. L. Murray. April Sth, 1919. (146,591.) 

9,055. “ Electromagnetic wave transmission systems.“ 
April 10th, 1919. (146, 610.) ` 

9,157. “ Miners’ safety lamps and other electric hand lamps." G. Oldham 
and J. Oldham. April 10th, 1919. (146,615.) 2 ` 

9,186. Apparatus for [forming electric battery elements," 
(National Carbon Co.) April 10th, 1919. (146,618.) 

9,281. Dynamo-electric machines." Siemens Bros. Dynamo Works and 
К. H. H. Janzten. April lth, 1919. (146,624.) 


9,294. „ Electrical gear for operating bulkhead doors." Harland & Wold 
апі H. H. Bentley. April llth, 1919. (146,626.) 

13,997. “ Electric lamp fittings." C. P. Fairless. June 2nd, 1919. (146,694.) 
14,471. '' Electric motor and like controllers." H. Crochat. June 6th, 19 
(146700) | vat. June » 1919. 
15,531. “ Vacuum tube rectifiers or generators of alternating current especi- 
ally for use in wireless telegraphy." J. Scott-Taggart, June 20th, 1919. (Cog- 

nate application 20, 269/19.) (146.708.) 

17.243. Electromagnetic brake for tramway, railway, and like vehicles.” 
Е. Bazley. July 9th, 1919. (146,722. ` ЧИ 

17.469. Electric telegraphs.” A. L. Davis. July 12th, 1919. 

18,006. '' Resistance for electric furnaces.” E. l'iquerez. 
1919. (139,448.) 

18.734. '' High-tension apparatus for use with hot cathode X-ray tubes.” А. 
C. Gunstone. July 29th, 1919. (146,731.) i 

19,389. * Radio signalling apparatus.“ 
February 7th, 1919. (138,588.) 

19.903. Electric heaters." L. V. Leonard. 
21,898. Automatic electric couplings.” 
Brake Co.). September 5th, 1919. (146,746.) 
21.984 '' Electrical receiving apparatus. particularly for use in connection 
with telegraphs and telegraph relais.“ K. Rahbek and F. А, Johnsen. Sep- 

tember 6th, 1919. (Addition to 5,611/19.) (146,747. 


25,406. '']Jointing metallic sheathed electric cables.“ 


P. P. Eckersley. 


H. Wade. 


(146,724.) 


February th. 


Marconi Wireless Telegraph Co, 


August 13th, 1919. (146,741.) 
R. Belfield (Westinghouse Air 


A. E. Wilson and 


Callender's Cable & Construction Co. October 17th, 1919. (146,763.) 

32,092. Electric coils," M. V. O'Leary. (December 30th, 1918. ivi 
application on 21,807/19.) (146,786.) m ў Те 
1820. 

1,959. „ Brade magnets for electricity motor meters.” J, Harris. (May 7th, 


1919.) (Divided application on 11,433/19.) (146,794.) 
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CHINA. 


UNDER the prevailing conditions there is a natural tendency 
for manufacturing and trading representatives to limit their 
attention to markets that are of immediate practical import- 
ance, where orders in plenty are waiting to be picked up. 
There is so much business in hand that there is no pressing 
need to think much about what we may describe as the 
remoter markets. The difficulties of dealing with what 
we have are sufficient to go on with, without worrying 
about. things that are far ahead. The disposition, as we 
say, is not unnatural, considering the conditions. Happily, 
however, there are some British electrical industrial concerns 
which are able to rise superior to the temptations of the 
times, and their foresight and enterprise in many parte of 
the world will bring their reward in due course, when our 
constantly increasing productive capacity will be subject 
to less strenuous. and exacting demands for manufactures 
for home consumption. 

During the last six years we have been more or less 
deprived of trade reports from Government agents abroad. 
Ia pre-war days we quoted a good deal from those-despised 
documents; but while we could do little export trade, 
reports were less necessary, and their absence did not 
matter much. Shortly after the Armistice was signed, we 
collected articles from experts in several Colonies regarding 
the prospects for electrical trade after the war, but even 
then things were so unsettled everywhere that the study 
could be little more than a stop-gap contribution to foreign 
electrical trade literature. 

To-day we are being favoured with а revival of the 
Government reports, and though some of those so far 
received have been of very little value, as in the case of 
the German one that we recently criticised, others that are 
coming to hand deserve careful attention from those 
who want to know the trade conditions and prospects as 
they appear to commercial counsellors and secretaries on the 
spot. | | 

One of the reporte that now lie before us deals with 
China, а land of vast distances, much mystery, hundreds 
of millions of population, immense resources —really a most 
fascinating land for those who do not live too much in the 
present. The document has been prepared by Messrs. 
H. H. Fox, C.M.G. (commercial counsellor at Shanghai), 
C. A. W. Rose (commercial secretary at Peking), and Н. J. 
Brett (commercial secretary at Hong-Kong), and it reviews 
the conditions and prospects of British trade with China. 
Consistently with our previous attitude—for we devoted a 


‘large amount of our space to the future of China in pre-war 


days—we incline to give prominence to this document with 


а view to commending it, and the country to which it 


relates, to the close attention of our readers who may find it 
a little refreshing to lift their eyes beyond Europe for a 


few moments. | 
In: the year 1919. there were. nearly $40,000 foreigners 
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resident in China ; over 300,000 of these were Japanese or 
Russian—mainly in Manchuria and the Province of 
Shantung. The third in importance numerically were the 
British, who numbered 13,221, with 644 firms, and the 
Americans came next with 6,659 and 314 firms. The 
French (4,415), Portuguese (2,890), and Germans (1,341 
with two firms) follow, and the remaining nationalities all 
stood at below four figures. The commercial capital, 
Shanghai, had a rapidly increasing foreign population, 
owing to the commercial and industrial expansion of the 
port, and partly due to a temporary influx of Rassian 
refagees from Siberia. 

For many years under nominally Republican Govern- 
ment, internal dissensions have producel a condition of 
administrative chaos, but seemingly the ordinary life of 
the people and the intereste of trade have been less affected 
than might have bæn expe:tel, by a condition of things 
bordering on anarchy, excepting in the areas of actual 
fighting. Financial and administrative confusion is never- 
theless a very real obsticle to that great development of her 
natural and industrial resources for which China would 
se zm to be ripe. While fundamental changes do not happen 
in во vast a territory at a very rapid rate, it is unlikely that 
the present state of unstable eqailibrium can be maintained 
indefinitely, 

The development of trade, and, indeed, the whole 
national existence of China are stated to be mainly 
dependent upon the гарї1 extension of internal commani- 
cations, more especially railways. It is now many years ago 
since we gave particulars here of vast schemes of railway 
construction which leading authorities were eager to see 
carried out, but events have willed otherwise, and the great 
developments that we then hoped for at a fairly early date 
have not been proceeded with yet. We read, however, that 
within the last few years a strong movement has arisen 
toward the unification and standardisation of the various 
lines, and the technical aspects of the question have recently 
been studied by foreign experts engaged by the Chinese 
Government. 

It is said that China has been suffering for a long cime 
from the want of a strong man, and if Chang Tso-lin, “a 
superman among the Tuchuns," be the one whose shoulders 
are able to carry the mantle of Li Hung-Chang and Yuan 
Shih-Kai, asa writer in the Times of August 12th suggests, 
the situation may improve and movement take place in the 
direction of the long-desired progress. An enterprising 
transportation policy must involve the construction of many 
thousands of miles of railway and the modernisation of the 
service of the ianumerable waterways upon which motor-boat 
traffic is already developing and creating a good opportunity 
for foreign manufacturers. Little that is creditable can be 
said regarding Chinese roadways, though the introduction 
of motor-cars is having an improving effect in this con- 
nection. Aeroplanes have their special value, but doubt is 
thrown upon the early usc of these —at any rate, as a com- 
mercial proposition ; they might be of service to enter- 
prising foreign trade investigators or organisers on special 
expeditions bent. 

Ohina contributed little save labour to the European War, 
and her direct gains from it were not very extensive. The 
principal way in which she suffered was from the inability of 
the Allies while they were so seriously pre-occupied to 
render assistance in develuping her trade and resources, 
Perhaps, in the long run, it will be seen that her greatest 
gain, though indirect, is from a hastening of the gradual 
awakening of the Chinese people to a realisation of their 
own ba:kwardness, and to a conviction that the growing 
force of public opinion should ultimately be to the 
advantage of the country. Notwithstanding the still dis- 
turbed state of Europe and the economic difficultiea of all 
countries that were long engaged in hostilities, the Allies 
are now freer to assist in the development of Chinese 
resources, but the will is necessarily subordinated to the 
financial situation. The nations that are first ready to 
render assistance have a grand opportunity awaiting them. 
The British share in whatever is done should be large, if 
we are to place any special value upon the predominauce of 


Britishers among the “foreigners” in the numerical 
summary that we have given above. 

So far as mining enterprises are concerned, there are 
important obstacles in the way of foreign participation, and 
in this matter progress must be slow until the mining laws 
are rendered more acceptable to foreign capitaliste, China 
has, of course, innumerable industrial establishmente, but 
we are advised in the report before us that there is little 
reason for British manufacturers to fear competition from 
these for many years to come. They are devoted mainly to 
the production of cheaper goods, and with the growing 
prosperity of the country, imported articles of a higher 
quality than can be supplied locally will be in increasing 
demand. It is considered that the industrial development 
of China will offer а valuable market for all kinds of 
machinery, and a most promising field for investment in 
local enterprises. | _ 

British merchants and British goods enjoy an exception- 
ally high reputation there, and this fact naturally renders 
our prospects excellent if our manufacturers are prepared to 
make the necessary effort to meet the demand. “ By far 
our most serious competitors . . . are the Japanese and 
the Americans." America's trade with China has tripled 
within the last six years, and, as for Japan, well it might 
have been supposed that, with so vast а market во close at 
hand, she would be able to do so much quick trade that she 
would nob be very anxiously concerned to compete with 
other manufacturing nations in the fields where the latter 
have been во long established, except from the stand point 
of the desirability of maintaining a general interchange of 
trade with all parts of the world. Chinese boycotts of 
Japanese goods do not seem to have any serious effect upon 
the volume of trade. 

It may be remarked that all of this information is 
interesting enough, but very general. We have only 
attempted to give a general review of the situation, in order 
to bring the future greatness of the Chinese market once 
more under the notice of British engineering and electrical 
firms. The British Engineers’ Association did a good deal 
a few years ago to nurse Chinese trade, and though 
the war inevitably did much to interfere with the 
practical success of its aclivities, some of the spade work 
then done will, no doubt, produce good results. There are 
many centres in China where electrical works are in exist- 
ence, and the number of these is increasing, and must 
continue to do so at an accelerated rate, if general head way 
now begins to be made with the development which will 
ensue upon the settlement of internal dissensions, assuming 
that strong government of the Republic will become ап 
actual fact before long. 

British electrical manufacturers who have been on the 
ground for many years, and a number of British electrical 
and other traders now there, are ready to lend a hand with 
the general boosting of electrical applications. The 
Shanghai municipal electrical undertaking affords a very 
fine example of a successful electrical enterprise rendering 
immense assistance to the development of industrial works, 
and its reputation must have some penetrating influence 
upon the Chinese mind. And what of the work of the 
Hong-Kong University, where Chinese students are con- 
tinuously under British tuition and in the presence of 
British electrical engineering equipment ? 

These things are all part of the whole contribution of 
British influence in electrical affairs in China, and they 
should help us to achieve much when the time is ripe. But 
now, even now, there are substantial electrical competing 
organisations of other nations alert and active on the spot, 
and we cannot afford to rest content with what we are 
already doing, however busily we may be occupied. 

The report before us contains a good many suggestions 
for the development of British trade in China. They relate 
to the standing of British merchant firms, to selling methods 
suited to the market, to trade propaganda, and many other 
matters, and give various hints regarding what British firms 
should and should not do. These, the manufacturer or 
trader who is sufficiently interested in the subject, will 
naturally want to investigate closely for himself, and to that 
end we refer him to the complete document [Omd. 853— 
9d. net.], which is obtainable at H.M. Stationery Office in 
London, 


Vol. 87. Ko, 3,330, Avausr 30, 1930.] THE ELECTRICAL REVIEW. 


Г 


227 


Few industries have given so fine a 
ipii tum aS field for obstructionism as the electric 
supply industry. Practice makes perfect, 
and the history of the industry is little more than a succes- 
sion of ultimate triumphs over a considered and deliberate 
inertia in the body itself. And this developed genius for 
obstruction seems, almost through sheer habit, to show itself 
perennially. At the present time, despite the general, one 
might almost say, universal welcome given to the Electricity 
Act of last, year, and the mutual congratulations over what 
now it would be possible to do, this old spirit of passive 
resistance is again showing its head. Æ signal instance is 
the case of Bath in connection with the West of England 
Joint Authority. Bath authorities have no tangible objec- 
tions to the proposed scheme. They confess they are merely 
apprehensive. Why not, therefore, they say, postpone the 
whole matter until all misgivings have been laid to rest. 
They are urging the Electricity Commissioners, therefore, to 
defer the delimitation of the area and other pressing matters 
until someone (they does not seem clear who) satisfies them 
that by not the remotest contingency could any harm come to 
Bath. No reasons have been furnished, they querulously 
complain, in support of the proposed boundaries of the area ; 
no opinion can be formed, they say, as to the position of 
Bath consumers under the scheme, as to price or conditions of 
supply, and soon. But who, we ask, is to prognosticate at 
this juncture? What will happen depends on the sufficiency 
of the scheme, and this in turn depends (a point Bath 
apparently does not realise) upon the voluntary co-operation 
of the big undertakings. | 
It is not an outside scheme which Bath is asked to accept. 
The essence of the whole proposal is that Bath is asked to 
join with others in formulating an engineering scheme. 
Bath will have proportionately as mnch say as anyone 
else. The situation resolves itself into a logical circle. 
Bath will not join in until the success of the scheme can be 
assured. But a preliminary condition of such success is 
that Bath, and other similar undertakings, join in at the 
beginning. Ina word, Bath and everyone else must all 
take the same share in risking eventualities. It is to be 
hoped that the Commissioners will not accede to the 
slumberous appeal, natural though it might be, for did not 
Swinburne sing of the city— | | 
“ City lulled asleep by the chime of passing years, 
Sweeter far thy sleep than the radiance round thy peers.” 
But however much sleep may be a cherished posses- 
sion traditionally and poetically, it is not a characteristic to 
be encouraged on the present occasion. 


THE electrical industry in Germany, as 
in the case of other industries in that 
country, is under the control of a separate 
foreign trade department in regard to the 
export trade. At the instance of the Foreign Trade Depart- 
ment for Electrical Engineering, a meeting was held 
recently at Berlin, when there were present representatives 
of the Chambers of Commerce, the authorities concerned, 
representatives of merchants and export organisations, and 
a number of firms who, either as merchants or manu- 
facturers, have a special interest in the common and 


Control of the 
German 
Export Trade. 


intelligent regulation of export questions and export prices. 


The object of the gathering was, by general discussion 
between all parties interested, to clear the air concerning 
the method of working and effecte of the department and 
its control over foreign trade. Herr Brandt, manager of the 
department, stated that the department was established in 
order to adapt the trade to the changed conditions as 
soon as possible, and to aim at a simplification of the 
course of business. The reduction in the so-called social 
export tax of up to 10 per cent. of the invoice value, which 
had been asked for, had been sanctioned by the Special 
Committee of the Federal Board for Economic Affairs in 
the case of a number of electrical productions. As to the 
suggestions made in various quarters for the complete 
abolition of the control over foreign trade, the opinion of 
the Special Committee in question was that the time had 
not yet arrived ifor entire freedom, as stability in industry 


had not yet been established. Therepresentatives of producers 
laid emphasis on the fact that the Council of the Central 
Syndicate of the Electrical Industry had again adopted a 
resolution in favour of the maintenance of the department 
in its present form. This decision was prompted by the 
consideration that the difference between inland and export 
prices should not again be allowed to be the cause of a 
“sale” or dumping through an impending reduction in 
prices. The representatives of the merchants were also in 
favour of the retention of control, although they urged a 
simplification of the regulations ; and the workmen likewise 
supported the maintenance of the department. It was 
finally mentioned that the 5 had established a 
foreign information service which, with the support of 
makers and of exporters, would afford an opportunity for 
all interested ies to be informed of the situation and 
changes in the markets of the world. 


Тнв Union of Swiss Electrical Works, 


5 reporting on the situation in the present 
Industry. year, states that the prospects are unsatis- 


factory, and a recovery of the world's 
economy is hampered by the involved political and economic 
conditions in most of the late belligerent countries. In the 
ease of many undertakings in the Swiss electrical industry, 
the cost of production is no longer in proportion to the 
profite, and if the situation does not soon change, some 
works will have to continue to employ their workmen with- 
out realising any return. If this position of affairs should 
become general, as appears likely, the industry will be con- 
fronted with а serious crisis in the near future. Under 
these circumstances the report states that a reduction in the 
prices for manufactures cannot take place at an early date ; 
on the contrary, an increase in prices must be reckoned 
with owing to the increased wages and salaries simul-. 
taneously with a redaction in the working week which has 
been introduced. 


Ox Tuesday morning next the British 
Association for the Advancement of 
Science commences its annual meeting at 
Cardiff. The proceedings do not nowadays open with the 
great evening assembly at which a large and distinguished 
company of scientiata—and some others—listens to the main 
presidential address. Members plunge right into the 
sectional work on Tuesday morning, and Prof. A. S. 
Eddington, F.R.S., reads his address as President of the 
Mathematical and Physical Science Section ; Prof. C. F. 
Jenkin, C.B.E., delivers his discourse in the Engineering 
Section ; and the numerous other sectional presidente open 
up before their respective meetings of specialists in 
economics, education, and so forth. A few papers in each 
Section will doubtless follow, and, after much hand-shaking 
and renewals of friendship in the afternoon, the privileged 
ones will dress, dine, and otherwise prepare for the 
evening meeting, when Prof. W. A. Herdman, F.R.S., 
Professor of Oceanography in the University of Liverpool, is 
to deliver the Association address, From Tuesday until the 
following Saturday will be occupied with the reading of 
papers, discussions, visits to places of interest, and evening 
discourses. 

A week thereafter we shall turn from the scientific and 
the sublime to something far more prosaic and practica! 
from the engineering point of view, for on Saturday, 
September 4th, the long-prepared-for Machine Tool and 
Engineering Exhibition will open at Olympia. It will 
remain a live centre for all interested in machine tool and 
general engineering matters, including electrical applications 
to tool driving, until September 25th. While it is in 
progress the Municipal Tramways Association will be holding 
ita annual convention. The meetings of the Iron and Steel 
Institute and the Institute of Metals are also near at hand. 

Theee gatherings and the exhibition will, no doubt, 
afford a good deal of interest for electrical men during what 
may be—save from the point of view of political possibility, 
and from the standpoint of the general electrical trade, 
which is very much alive—a somewhat unexciting vacation 
month. | 


Coming 
Events. 
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` METER WORK IN AN ELECTRICITY SUPPLY SYSTEM. 


By C. SYLVESTER, 


METER work in asupply system is, in the majority of cases, 
looked upon as something of minor importance, and it is by 
no means unusual to see it carried on in some out-of-the-way 
corner of the power-house, in a position that is not suitable 
by any means, and where the ill-effects of damp and dust 
are not considered in the slightest degree. | 

When one considers the function of meters in a supply 
system, it seems strange that efficient means of testing and 
checking them are thus ignored. The meter calculates the 
income of the company. If a meter is running slow, it 
causes a direct loss of income. If it runs too fast, it is 
robbing the consumer, and he will very quickly become 
dissatisfied. 

I have in my mind's eye several meter test rooms of 
some large power companies The most prominent, 
perhaps, is one in Scotland, where I was engaged some time 
ago erecting some power unite. The room is situated in 
one corner of the battery room. It is quite a good battery 
room, but a very poor test room. The test bench consiste 
of a wooden pox, turned upside down, and on the front of 
this box a bank of lamps is fastened—quite a convenient 
arrangement. 

One end of the box is broken, but a half-brick serves the 
purpose of levelling it up. You see, even here, it is realised 
that the meter must be comparatively level if it is to be 
read anything like correctly. A rheostat is fixed on the wall 
in a convenient position for handling, but the resistance is 
an eloctrical curiosity. It is a mixture of German silver, 
“ eureka,” and wrought-iron wire, merely twisted together 
as necessary to allow a certain amount of current to pass, 
according to the test being carried out. The tester knows 
which ends to twist together to obtain a certain joint 
resistance. 

Three ordinary tumbler switches are used, instead of neat 
rheostat contacts. If the tester forgets to switch one off 
before he puts the other one on, the fuses blow. When a 
test is being carried out, the tester has to stand with his 
lega almost crossed between two carboys of acid. Can it be 
wondered at that an efficient test cannot be carried out 
under such conditions ? 

It is not necessary for me to go into details concerning 
any of the other test rooms similar to the one I have des- 
cribed above. They do exist, and the engineers in charge 
of them are ashamed of them. Іо some cases it cannot be 
helped, because money cannot be obtained to build a special 
test room with first-class facilities for systematic inspection, 
control and repair of the meters. In many cases, however, 
temporary test rooms can be made with little or no expense. 
He is а poor engineer who cannot obtain a certain amount 
of material and labour for such an important purpose. 

I have seen many up-to-date test rooms which contain 
everything that can be desired for the correct and efficient 
testing of electricity meters. Many of them, as a matter of 
fact, contain much more equipment than is really necessary 
for such a purpose. Опе test room I know of boasts of a 
Duddell oscillograph. What on earth it is there for I do 
not know, unless it is to loan to electrical contract- 
tors who may wish to determine the shape of their 
alternating current or electromotive force wave. However, 
it is an ornament to the test room, and even as such it is 
appreciated. 

It is not my object in this article to go into details of 
meter testing. It is rather my desire to discourage slipshod 
methods of testing, and to encourage the erection of even 
passable test rooms. I hope with these few words to arouse 
a keener interest, from an efficiency point of view, in some 
of the meter departments "which are open to considerable 
improvement, 

To build a test room, even in these days, does not require 
a large amount of money. It must be built of brick, at 
least to a height of about 5 ft., to allow for the rigid fixing 
of instruments and rheostats. Above 5 ft. in height the 
walls and roof may cheaply be continued with wood, covered 
with“ Uralite" or other fire-proof material. If the brickwork 
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апа Uralite“ be distempered on the inside, quite a nice job 
will be made of it. The test room should be erected away 
from the main building of the power house in order to 
eliminate the vibration from the steam turbines, especially 
if they happen to be running on atmosphere.“ 

The fitting-up of the test room and the location of the 
necessary instruments should receive very careful con- 
sideration ; it is only by experience and judgment that the 
correct position of the instruments may be chosen. Each 
instrument must be considered not only from a light and 
convenience point of view, but with regard to the 
surrounding instruments, and the machines it will be 
necessary to erect in the test room for testing purposes. In 
other words, each instrument should be fitted in such a 
position that it will not be affected by stray magnetic fields. 
The rheostats used in the test-room should be wound with 
resistance wire of sufficient cross-sectional area to enable 
the maximum amount of current to pass through it without 
causing an increased temperature rise in its vicinity. The 
temperature rise of carelessly chosen resistances will be 
responsible for errors in calibrating which, if not carefully 
checked, will cause the “units” usually put down to 
* mains losses" to increase considerably. As it is usual 
for the instruments to be placed near the rheostat, to 
facilitate handling when under test, the resistance wire 
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should be non-inductively wound upon its insulator. 
Resistance units consisting of wire wound on an enamelled 
steel tub2 should be avoided as far as is possible, even 
though the wire is wound upon the tube non-inductively. 
A set of storage cells should form part of the test-room 
equipment, and is an essential item if a photometer is used. 
The position for the erection of these cells is outside the 
test room. If they are placed inside, trouble will commence 
through the effect of the corrosive fumes upon the 
instruments. 

It is the practice in several test rooms of which I know, 
to have a wooden bench fitted round a portion of the walls. 
This bench is covered with green baize, and the instrumenta 
are placed upon this during the test, This is not an ideal 
system by any means. It would appear that a much better 
method is to let pieces of angle iron into the wall, and 
to place slate slabs upon them. There should be no 
difficulty in fixing these, because a wooden strut will hold 
them in а levelled-up position until the cement is set. 


. Failing the obtaining of angle iron, the next best method 


would be to have brick pillars built up to the required 
height. However, no matter what method is adopted, it is 
necessary that the test bench should be perfectly rigid, and 
not susceptible to vibration. 

The equipment of a test room should include instruments 
for testing, in addition to the power-house instruments, 
meters for both alternating and direct currents. 

In а direct-current supply system, a small motor-generator 
can be used to produce alternating current at the gencrator 
end. The direct-current leads into and around the test 
room to the various rheostats and points of use, should be 
carried in pairs upon insulaturs. That is, when one wire 
is run to a testing point in one direction, the return wire 
should return upon the same insulator, and as close to the 
first wire as possible. This will prevent stray fields which 
would be set up if the wires were run quite indis- 
criminately. 
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It will sometimes be necessary to test meters of very 
large capacity. For this purpose it will hardly be con- 
venient to run insulated copper cables round the test, room. 
Difficulties of obtaining а good contact upon these cables 
will be great. An excellent method appears to me to be 
that illustrated in fig. 1. Here the large main cables are 
conducted to two terminal blocks, BB. From these blocks, 
round the test room to the point where it is necessary to 
control the heavy currente, usually carried out with the aid 
of а Kelvin balance, bare copper rods are run on special 
insulators. A tapping may be made from these rods to the 
meter to be tested through copper links, L. "Three of these 
liuks would be sufficient over one bench, and the link 
nearest to thé meter to te tested would be disconnected, 
and heavy cables from the meter inserted in its place. 
Fig. 2 illustrates the construction of the link and the blocks 
connected to it. | 5 | 


Heavy currents may be obtained from a motor-generator. | 


The motor would operate from the power supply mains, 
and would be direct-coupled to a generator of large current 
capacity, with a range of four to eight volts. -It may be 
shunt-wound, with a shunt rheostat of large current capacity 
in series with the field windings. Circuit-breakers may 
not be fitted, since the insertion of the whole of the 
resistance in the shunt field should reduce the generator 
voltage to zero. The instruments used in connection with 
this generator would be a low-reading voltmeter and 
ammeter. The ammeter would, of course, be of the shunt 
type, since a series ammeter would mean a considerable 
distortion of the main cables, and the loops would be liable 
to set up stray fields. , 

The method of regulating the current through the Kelvin 
balance is by means of large carbon blocks, which should 
be able to carry the whole of the current without over- 
heating. This is a. point which should be very carefully 
watched in a test room. I have known these blocks, when 
they have been removed from their troughs for cleaning 
purposes, to be handled carelessly. The result has been 
that they have been chipped, and their surfaces have become 
uneven. When it has been necessary to use the instru- 
ment, considerable arcing has taken place on the faces of 
the blocks. This makes matters much worse, because, in 
subsequent tests, as the carbons are squeezed together, a 
large amount of current passes through a much more limited 
contact surface. The result is that the carbon blocks, 
getting red hot, are entirely destroyed. А 

Even the poorest test room would not be complete without 
a potentiometer. It only needs.a few meters to be brought 

ia for test that are all reading too fast, or too slow, as the 
case may be, for some doubt to be thrown upon the accuracy 
of.the standard instruments. When this happens, it is 
quite s relief to be able to assure oneself, with the aid of 
the potentiometer, that the standard instruments are not 
erratic. The potentiometer will measure current, pressure, 
and resistance very accurately, hence it is an asset to. any 
test room. | F 

The standard instruments desirable in a test room may be 
classified as follows: — (1) Ammeter; (2) voltmeter; (3) 
wattmeter ;. (4) reflecting. gal vanometer, for use with 
Wheatstone bridge or testing test; (5) chronometer. . 

A considerable amount of importance is attached to the 
last item from the fact that it is necessary to create a 
standard of time, When one is testing a meter with an 
ordinary stop-watch, errors are liable to occur, especially if 
the revolutions of the meter disk are very high. А chrono- 
meter will effectively check any chronometer stop-watch, 
which is liable to fluctuation, and which certainly һава 
starting and stopping error. | | 

It will be necessary to have step-up transformers in the 

test room. These may be no larger than the ordinary 
potential transformers used for operating the instrumenta in 
any А.С. generating system. Their function will be to test 
the insulation resistance of instruments апа apparatus afte 
repair, or after being received from the makers. 
To test watt-hour meters, the most convenient instrument 
is the Drysdale double wattmeter. This will test meters 
for either alternating or direct current. It will also be 
necessary to include a frequency meter in the instrument 
equipment. 
It is 


* 


less to have a test room fitted with up-to-date 


. intendent to work hand in hand with each other. 


instruments for meter testing, if errors are likely to occur 
through a lack of facilities for inspection, To my mind, 
the best aid to inepection is a pea lamp, mounted upon а 
‘small ebonite rod about 5 in. long. This will enable it to 
be placed inside any portion of the meter, so that the moving 
portions can be easily examined. The voltage of this lamp 
should not be more than 8 volts. Two wires can be led 
from storage battery tappings, to obtain the correct voltage, 
round the walls of the test room. A few miniature plug 
sockets fitted at various suitable pointe will make electrical 
contact for this lamp quite easy. Л A 
For testing the torque of the moving element of a motor 
meter, it will be necessary to have a torque balance. This 
instrument is very simple, merely consisting of 8 stationary 
and weighing elements. The former is a metal cylinder 
mounted upon a special base. The latter, which is really 
the balance, consists of a horizontal arm carrying a standard 
weight, and a vertical arm. There are three small loops in 
the upper half of the vertical arm, and the lower half of the 
arm extends through the cylinder and terminates through а 
slot in the side. This end of the arm is fitted with a small 
index or pointer which moves up or down in the slot, The 
whole moving system of the balance is suspended on pivots 
and bearings to minimise friction as far as possible. The 
balance is connected, by means of a wire link, to a lever 
which has four small loops similar to those in the vertical 
arm of the balance. This lever is attached to the meter 
shaft by a friction clamping sleeve. "There are two weights 
usually used with this instrument, these being 1 gram апа 
} gram in value respectively. | 
'The person who is to be in charge of the test room should 
be very carefully selected. He should not only be clever at - 
his work, and know exactly what he is doing, but he should 
be conscientious -and trustworthy in every way. There 
should be no “ half-and-half” methods about his system of 
testing. Не must be accurate and realise that the efficiency 
of the entire plant, or at least the calculations for efficiency. 
depend upon him. . Again, he should be a person who will 
take a considerable interest in his equipment. He must 
not encourage anyone in his teat room who has no right to 


be there. He must frequently examine his instruments and 


plant in order that defects may be located immediately they 
occur. | | x 
He should see that he has a complete set of tools neces- 
sary for his work. He should have screwdrivers, small 
ones bent to different angles, which will easily tighten ора 
screw without having to tap the screwdriver handle with a 
pair of pliers—a procedure which will do a meter a con- 
siderable amount of harm. Spanners should be very thin 
and light, and bent to suitable shapes to reach any nut in 
the meter. For making calculations, there is nothing better 


than the slide rule. "E 


It is absolutely essential, for the successful working of 
any power scheme, for the tester and the mains super- 
There 
should be no friction between them. If the mains supervisor 
desires a meter to be tested on site, then the tester should 
do his duty without raising objections or questioning why 
the meter cannot be brought into the test room. Where 
the tester and the mains department have not worked in 
harmony, the result has been that something has been 
neglected. - | — 


Electric Boilers” in Sweden. — The paper mill and 
sulphite factory at Vargo, Sweden, which were destroyed by 


‚йге in 1915, have been rebuilt and again set in operation. 
. Owing to the difticulty experienced in obtaining coal the 


directors of the Vargo company in connection with the work 
of reconstruction decided to adopt electricity throughout, 
including the steam plant, and the works now consume no 
coal, whereas 20,000 tons per annum would be needed under 
former conditions. The boiler house contains seven ''elec- 
tric’ boilers, each of 3,000 H.P., and the current enters the 
boilers at a pressure of 10,000 volts without having to be 
transformed down. Each of the boilers is provided with three 


electrodes, and the coupling arrangements are such that steam 


generation can be regulated within 5 per cent. It is stated 
that full steam pressure can be raised in from five to ten 
minutes after switching on the current, and considerable 


"economy in attendance is obtained, as compared with coal 


firing. A steam accumulater has also been erected in order 


. to ensure an even consumption of and economy in steam. 


The installation is the first of its kind in Sweden. 
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HARMONICS TROUBLE AND NEUTRAL EARTHING: GENERAL CONSIDERATIONS. 


By L. C. GRANT. 


AN analysis of the wave-form of any alternator will 
usually disclose the presence of certain irregularities, 
or ripples. The most prominent of these ripples is that 
due to the presence of the third harmonic which may 
be superimposed on the fundamental wave in several 
ways. In general, the third harmonic may be classified 
as being in phase with, in opposition to, or out of phase 
with the fundamental wave. 

A little familiarity with oscillograms enables the 
relative position of fundamental and harmonic waves 
to be readily determined at a glance. Or, the harmonic 
may be separated graphicaly by superimposing the 
generator wave form (if known) or a sine wave, upon 
the power wave. 

It is difficult to eliminate the third harmonic entirely 
in а commercial machine, and owing to its extreme un- 
desirability steps are usually taken to render it inno- 
cuous. The simplest way, and at the same time the 
most common solution with а three-phase machine, is 
to couple up the phases in star. 

The power wave form of a generator is necessarily 
symmetrical about the time base, that is, the negative 
half wave is exactly the same as the positive half. From 
this it follows that no even harmonics are to be found 
in the wave, otherwise it would be distorted. Were it 
otherwise, and even harmonics possible, the harmonic 
wave would alternately be in phase with and in opposi- 
tion to the power wave at each half-cycle of the funda- 
mental. 

In a three-phase generator the harmonic wave occu- 
pies the same position relative to the power wave in 
each phase. As the fundamental phase voltages are 
displaced by 120 deg. per phase, the harmonic is dis- 
placed by a like amount, which brings the harmonic 
waves in each phase into such a position that they cancel 
one another out, and, therefore, between the terminals 
.of & three-phase star connected generator, the third 
harmonic cannot exist. This provides an easy means 
of removing the third harmonic from the line. 

On a three-phase supply system, it is now generally 
recognised to be advantageous to earth the neutral point, 
as by so doing the potential to earth from any phase 
terminal is limited to the phase voltage alone. Other- 
wise any phase would become liable to be subject to the 
full terminal pressure—which is y 3 times the phase 
pressure—to earth. Under certain circumstances an 
even higher pressure might exist. 

Earthing of the neutral point is also necessary for the 
working of several types of protective gear. 

So long as а generator is operating alone on a feeder 
or distribution system, the neutral point can be earthed 
in any manner thought to be desirable, but as usually 
happens, several generators are paralleled up to the same 
set of busbars. Should the neutral points be earthed 
under such circumstances the separate phases will be 
paralleled through the neutral point and earth con- 
nection. This will cause the third harmonic again to 
appear between each phase and the neutral terminal 
as the cancelling-out action cannot then take place. 
Moreover, the three phases will each contribute to the 
harmonic current, and for the triple-frequency current, 
the three phases of each generator will be in parallel. 
The result is that a current circulates between the gene- 
rators from the point at which they are paralleled, and 
through the earth bar or earth connection. This cur- 
rent may very easily reach considerable proportions, 
and some means of limiting its value are usually 
adopted. 

The current-limiting device employed depends upon 
the characteristics of the generators and upon the allow- 
able fault current. If a number of similar generators 
are operated in parallel it is often quite feasible to earth 
all the neutrals together and direct to earth without any 


intervening resistance or other device. Even then, 
except under ideal conditions of operation, cross cur- 
rents are liable to be exchanged. 

The general plan ір such cases is to earth one neutral 
only, or at the most two, as a measure of safety. 

Earthing direct carries with it the further disadvan- 
{ане that the earthed generator has to bear all the 
trouble on a fault at any point on the mains to earth. 
Under such circumstances, it is liable to suffer badly. 

For this reason, it is considered advisable to earth 
through a limiting resistance and so keep the fault cur- 
rent down to a finite figure. Such resistances can be in- 
serted in the generator neutral lead, or else between the 
earth bar and the earth plate. The advantage of the 
latter arrangement is that only one resistance is neces- 
sury, but with such a scheme there are corresponding 
operating disadvantages which are eliminated by the use 
of а separate resistance for each machine. For instance, 
with one resistance it is unsafe to parallel two neutrals 
when changing over generators. It is equally bad to 
attempt to operate with two neutrals earthed at the same 
time, as they will be directly connected together, and 
no limitation is imposed upon harmonic currents be- 
tween machines. With only one neutral earthed, there 
is the danger of failure of that particular machine, 
which would cause the вувїеш to be left entirely without 
an earth connection. 

On the whole, the soundest scheme is to use separate 
resistances with oil switches for each generator. 

Resistances are in some cases replaced by single-phase 
reactance coils in the neutral lead. 

There are certain disadvantages attendant upon the 
use of reactance in such a position, owing to the rela- 
tively high impedance imposed upon high-frequency 
currents, such as harmonics and surges. Under these 
circumstances, reactance may easily be worse than 
useless. 

In fact, it is preferable to rely upon the reactance of 
the generator windings alone, and so dispense with 
external reactance. Owing to the relatively high react- 
ance of a modern generator, this scheme is quite feasible 
in many cases. 

The foregoing is, of course, only applicable to star- 
wound generators, but for delta-connected machines or 
& mixed collection of star and delta windings, the case 
is very different. 

When delta-connected machines are in use, an artificial 
neutral point must be created. One way of doing this 
is to use an auto-transformer, but the soundest scheme 
is to use an interconnected reactance. A neutral com- 
pensator or choker wound on the interconnected star 
style gives the best results, and this is connected right 
across the busbars. Two can be used if thought desir- 
able. Interconnection and splitting of the phases in 
this manner offers a high three-phase impedance to the 
magnetising current, which is thus kept very small. The 
single-phase impedance is very low, and on a fault this 
is what has to be chiefly considered ; with interconnected 
star coupling, the single-phase impedance is practically 
negligible. In order to limit the fault current, a re- 
sistance becomes necessary, and is desirable for this 
function at any time. The resistance is connected in 
series with the choker neutral point and the earth con- 
nection. Copperwork between the phase terminals and 
the busbars and between the neutral and earth should 
be heavy, as under fault conditions the compensator 
becomes virtually a continuation of the busbars. 

An oil switch can be included in the circuit between 
the compensator and the busbars; the non-automatic 
type should be used, being correct in principle. Should 
the compensator be coupled up without any switch, it is 
advisable to use a specially robust construction having 
heavily insulated and braced windings as the factor- of 
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safety should be as near as possible to that of the bus- 
bars themselves. 

In some cases, a transmission system is fed at an 
extra-high-pressure through transformers having their 
primaries connected directly across the generator ter- 
ininals; the transformers and generators being run as 
units on their low pressure side and not being electrically 
interconnected. A transmission system fault under such 
circumstances will not affect the generators, so that all 
the neutrals can be earthed direct with perfect safety, 
even though the transformers be all in parallel on their 
high-pressure windings. It is clear that in this case 
the generator phase windings are not paralleled up so 
that the third harmonic cannot pass. 

Should it be desirable to establish and earth Ше 
neutral point of the transmission system—which is 
usually the case—the interconnected reactance method 
can well be adopted. The insertion of resistance in the 
. neutral connection is here again desirable, and neces- 
sary, if control is to be effected over the fault current. 
In the somewhat rare event of the power transformers 
having starred secondary windings, the transformer 
neutral can be earthed through a resistance as with the 
generators. With delta-connected transformers, ar- 
rangements could be made for bringing out the neutral 
point on one or more phases and earthing this, but is 
not a desirable practice. 

To again take up the question of generating plant, 
it will be clear that the earthed machine or machines 
have to take the full fault current. On this account, 
they are likely to get some very severe treatment, and 
it is а good plan to leave work of this sort to the oldest 
plant available which can the most easily be spared in 
case of the machine giving out under the treatment. 

The fault current, assuming а dead earth, will be 
limited externally by the resistance in the neutral con- 
nection, and the actual ohmic value of the resistance 
depends upon the operating conditions to be fulfilled. 

Sufficient current must be passed to operate the pro- 
tective gear, and, so far as feeders running separately 
are concerned, this is а straightforward enough matter. 
Generating plant is another matter altogether, as is 
also a large distribution system. 

With feeder protective gear of the Merz-Price class, 
the resistance can be quite high, with а corresponding 
lessening of the strain on the plant and cables. Over- 
load and leakage protection necessitate a larger setting, 
normally up to 300 per cent. and 50 per cent. of the full- 
load current respectively, per feeder. 

In the case of a completely interconnected disttibu- 
tion system, employing overload and leakage gear, the 
resistance must be of large current-carrying capacity 
and low resistance. Anything up to perhaps ten times 
full-load current is possible on a fault, and must be 
dealt with. At the least, the operation of the protective 
gear must be assured, and a small margin will not 
assure this. Therefore, quite a bulky resistance will 
be required, which is a comparatively expensive item. 

Metallic resistances are normally of the grid type, 
and rated to carry full current for two minutes. In 
coupling these resistances, careful setting and insula- 
tion is necessary. The insulation should be such that 
it will stand the tests, in the same way as that of the 
generator windings and switchgear. 

The Brazil carbon powder resistance has peculiar 
advantages for work of this nature, as it has a negative 
temperature coefficient. The resistance is built up of 
units having carbon powder laid out in grooves, and 
can thus be considered as practically indestructible. 
It can be operated at a red heat. Should the fault cur- 
rent develop gradually and be sustained for some. time, 
the resistance of the carbon powder will fall as it heats 
up, thus allowing the fault current to rise to tripping 
point. Of course, this feature is only exercisable within 
limits. With certain types of protective gear this 
gradual rise in current is something of an advantage. 

When reactance is used in the earth connection the 
coils can be of several types. The coreless iron type does 
not require special housing, but is expensive to buy. 


The air-core concrete type of reactance is cheap in first 
cost, and is very strong. It needs to be specially housed, 
on account of the live metal exposed, which adds to the 
expense to a considerable extent. It is, however, likely 
to be cheaper than the iron type when a station is 
being newly laid out, and provision made for every- 
thing at the outset. 

Another type of concrete reactance has paper in- 
sulated, lead-covered coils. It can be said to occupy a 
inidway position as regards cost between the iron and 
the air-core bare conductor types, and needs no special 
housing. The convolutions are usually embedded com- 
pletely in the concrete and dividing boxes or sealing 
ends used to couple it into circuit. One much used 
and very effective way to house a reactance of this de- 
scription is to bury it in the ground, where it can be 
almost forgotten. 


SAVING THE COST. 


ILLUSTRATED BY AN INEXPENSIVE METHOD OF FIXING 
ACCESSORIES TO WALLS OF BUILDINGS, 


By J. T. TOWLSON. 


In the following article it is by no means the writer’s wish 
to give offence to anyone, but only to state a fact, and to 
offer something sincerely believed to have some little value. 
If, however, while stating the fact, and adversely oriti- 
cising the wasteful methods frequently adopted when it is 
required to firmly fix a frame, a switch, or any similarly 
formed piece of mechanical equipment, the orthodox 
methods are spoken ill of, it can be no fault of the writer 
if such criticism touches some susceptibilities. We must 
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Кө. 1.—A Watt BORR AND PLUG. 


forsake the time-wasting ways, traditional and revered 
though they be, if a better way comes along. It is 
reasonably believed that such is quite acceptable. I have 
worked with men for many years who hang frames on 
walls, and the way they do it, the time it takes, and the 
cost incurred in respect of such a simple piece of work, ir, 


. frequently, enough to make angels weep. I have tried, with 


only а little success, to geb а better way adopted ; the better 
way has been passed as good, acknowledged to be a distinct 
improvement, and they, the men who hang things on walls, 
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have gone on in just their own sweet way—“ As it was in 
the beginning,“ &c. I happen to be attached to a large 
electrical concern in London, апа, of course, we hang a 
lot of things on walls; besides picture. | 

To hang these things, we do not call the mason—as we 
use no cement, nor mortar—nor do we use the mason's lump 
hammer and lump of steel, wherewith to cut holes in the 
walls. Wesimply do better without these, as the wireman 
or the switch erector can do all the fixing necessary without 
the mason' help. The old way has had its day. 

The plan to be proposed—of which the writer is, it is 
believed, the originator—is really good. We, in Silvertown, 
have found it so. What is the traditional way by which 
preparation is made to hang frames, &c., on walls of 
buildings? It is this way :—The wireman runs his leads 
to the switch position; and, desirous that the switch-frame 
shall be fixed ere he runs his leads beyond it, he marks the 
holes for the frame on the wall by means of а wood template. 
He sends for the mason, and stands by and waits until he 
comes. Не waiisa long while sometimes, just by way of 
habit, and not with evil intent. 

The mason arrives, with his mate (two men), and while 
the mason with his lamp hammer and his stump of a chisel 
is hacking the holes in the wall, his mate may, or may not, 
be mixing up a bit of cement. 
When the holes have been 
chopped out and the walls 
sufficiently disintegrated, the 
carpenter is called in to block 
the holes with wood — yet 
sometimes the conditions are 
slightly improved — for the 
wireman sometimes does this, 
though he must not let the 
carpenter see him do it. Then, 
when Ше wood is grouted 
in the wall, it must, perforce, 
have time to set ere the 
switch is hung. So it is a 
case of “Leave it till the 
morning," and this is done. 

When the cement is set, the 
electrical man (or the carpenter) bores holes in the wood, 
and the wireman hangs the frame and screws in the square- 
bead coach-screws. A day's work for а little job. 

That is the case fairly stated, and it is believed that the 
time has come for these things to be done in a better manner. 

The “ Silvertown” plan is this (see sketches on page 231):— 

The holes аге cut cleanly by means of a four-point or 
four-edged chisel А, made from Messrs. Beardshaw’s star- 
section conqueror steel. After each blow with a hammer, 
the chisel is turned 45°, just as is an Ingersoll rock-drill 
when used for tunnel boring. 

The bolt B has a rough flat head and a square neck, and 
is tapered larger towards the head. The bolt is shown to 
the hole in the wall. 

Lead washers, c, sawn from common lead pipe, are driven 
over the bolt shank or neck, and hard into the hole, b 
means of the hollow drift p. The hole is filled hard wit 
these washers, quite to the wall face as shown, and as they 
are driven tightly home, over the enlarging neck of the bolt, 
they push their way, by expansion, into the brickwork, as 
shown. The square neck prevents the bolt turning. It is 
altogether a firm and permanent fixing. There is nothing 
now to do but to hang the switch and to tighten up the 
nuts. The bolts cannot draw out, and they cannot turn. I 
have hung a half a ton on one }-in. bolt, and that was just a 
year ago. It is there in position now, and as firmly fixed 
as ever it was, 

Let the two methods be compared. It is “ minutes versus 
hours" and “ coppers versus pounds.” == — = . _. 


. . E T . 


Gas-Filled Lamps.—We understand that the two new 
sizes of low-wattage Royal Ediswan gas-filled lampa—100/130 volts 
40 watts; 200/240 volts 60 watta—recently introduced, are already 
making great headway оп the market. The EDISON SWAN ELEC- 


' TRIC Co, LTD. has made very considerable extensions to its 


Ponder's End Works, especially for the manufacture of these lampe, 
and with improved methods of manufacture now in operation, 
large quantities are becoming available for quiok delivery. 


each commutator at a pressure of six volts. 
‘are made to enable the four commutators to be connected in 
‘series, when an output of 1,250 amperes at a pressure of 
.24 volts would be obtainable. 
mutators are connected in parallel, the output would be 


A LOW-PRESSURE LARGE-CURRENT D.C 
GENERATOR.  - : 


Он the occasion of the recent annual visit of inspection to 
the National Physical Laboratory, at Teddington, a special 
motor-generator set that has recently been installed in 
the Electrotechnics Department, was seen in operation. 
Although the battery, having an output of something like 
5,000 amperes, that has up to the present been used for the 
supply of heavy currents for testing purposes, has had its 
positive plates renewed and subsequent systematic tests made 
of its capacity, it has been found inadequate for the pur- 
poses for which it was intended. .  . 

- Messrs. Crompton & COo., Ltd., were, therefore, commis- 
sioned to construct the machine referred to above for the 
purpose of facilitating the research dealing with buried 
cables, which investigation was delayed pending the 
delivery of the machine, and also for supplementing the 
existing sources of supply of heavy current for experi- 
mental.and testing purposes generally. By the use of the 


Еа. 1.—A SPECIAL MoTOR-GENERATOR SET AT THE N. P. L. 


new machine, in conjunction with the battery, the depart- 
ment wil now have available low-pressure D.C. current up 
to very nearly 10,000 amperes. 

While minor difficulties have prevented full use being 
made of the new set, many of the important points, and in 
particular that relating to steadiness of current, have been 
fully satisfied. With a quite steady source of supply applied 
to the motor, the current drawn from the generators— 
i. e., 5,000 amperes at 6 volts—does not vary by more than 
plus or minus 0:5 per cent. at full load. mE 

The motor-generator set, as will be seen from the 
accompanying illustration, fig. 1, consists of a three-phase, 
slip-ring, induction motor, driving two generators, each of 
which is provided with two commutators. The three 
machines are direct coupled on one bedplate, the shaft being 


‘supported on four bearings. The generators are designed 


to give а normal continuous output of 1,250 amperes from 
Arrangements 


Alternatively, if the com- 


5,000 amperes at a pressure of six volts. | | 
The speed at which the set runs is approximately 

485 В.Р.М., the driving motor being wound for a 50-cycle, 

3,000-volt supply. | 
The illustration shows at the side of the machine the bus- 


bars, by means of which the outer commutators of the 


generators are connected to the link board. Similar 


connections, which do not appear in the illustration, are 


rovided to connect the inner commutators -to the board. 
tt is. by means of the links shown that the commutators 
can, a8 explained above, be connected in series or parallel 
to suit particular requirements. С oe 
In conclusion, we are indebted to Messrs. Cfomptois for 
the illustration and the essential details of the set, and 
to Sir J. E. Petavel, F.R.S., director of the laboratory, 
for allowing their publication. | ZU EN 
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NEW ELECTRICAL DEVICES, 


FITTINGS AND PLANT, 


iim “ эрш ee ee ee oe eee ae аи which will be published 
if considered of sufficient interest 


Porcelain Insulated Grills. 


One of the latest improvements in grills for toasting, boil- 
ing, and frying, comes from Canada. The innovation lies in 
the fact that the mica insulation has been replaced by porce- 
lain, which is claimed to give much longer life to the appliance. 
The 8-in. grills are made with four heats to consume 165, 300, 


Fia. 3.—Taiior’s IRON. 


350, or 650 watts, or with a single heat of 650 watts, they 


are of sturdy construction of sheet steel and heavily nickel 
plated. To meet the increasing demand for aluminium cooking 
utensils, the s, figs. 1 and 2, are made of heavy aluminium 
and well polished. A new design of toaster has a heavy 
cast-iron base and pressed-steel sides and top, all heavily 
nickel plated and beautifully polished; 600 watts capacity 
ensures red heat which toasts 55 ulckly. The very best resist- 
ance wire is used throughout by the makers, the SUPERIOR 
ELECTRICS, 5 „ of Canada, who also make special tailors’ 
irons, fig. 3, from 10 to 22 lb. in weight with nickel finigh 
and a substantial cast-iron ventilated stand. Mr. C. F. Barton, 
J. Regent Street, London, S. W. I, is introducing these pro- 
ducts in the British market. 


A G.E.C. Field Control Pillar. 


The field control pillar shown in fig. 4 is constructed by the 
GENERAL ELECTRIC Co., LTD., of 67, Queen Victoria Street, 


Fra. 4.—G.E.C. FD CONTROL PILLAR. 


E.C.4. It is fitted with concentric handwheels for adjust- 
ment, and with a field switch, ammeter, and voltmeter. 


A Small Lighting and Power Plant. 


We have recently received particulars of the Matthews '' 
fully-automatic lighting plant, the sole British agents for 
which are THE ELECTRICAL ENGINEERING & EQUIPMENT Oo., 
ILD., Bank Buildings, 109-111, New Oxford Street, W. O. 1. 
The set illustrated’ in fig. 5 is suitable for supplying 
lighting and power to a large farmhouse, hospital, country 
estate, or even a small village. The engine is a 20-H.P. „ 4- 
cylinder, 4-cycle overhead valve type, with cylinders cast in 


Fic. 5.—5-kw. LIGHTING AND POWER PLANT. 


block. The н.т. ignition is obtained by means of a Dixie 
magneto driven off the pump shaft. The generator is of 5 Kw. 
capacity working at 110 volts. The set is Moo pene" by а 
110-volt, 196 amp.-hour '' Willard ” battery. 


A New Heating Element. 


The accompanying illustration, fig. 6, shows a new type of 
heating element of very simple construction. It consists of a 
spiralised resistance wire enclosed throughout its length by 
closely fitting fireproof beads, which can be wound up in a 
flat spiral as shown; in this form it is used for enclosing in 
kettles, saucepans, Кс. „and in the “ Etna " electric boiling 
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Fic. 6.—A New HEATING ELEMENT. 


ring illustrated in fig. 7, the top of which presents a red-hot 
disk about 5 in. in diameter in direct contact with the utensil 
to be heated, with very eflicient results. Тһе ring is loaded to 
600 watts. 

The element can also be made up in any suitable shape for 
use in electric ovens, grillers, &c., and as the conductor is 
entirely enclosed, perfect insulation is ensured, and risk of 
personal contact with it is obviated. 


E 
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The patents for the construction of elements in this form 
are held by Mr. J. A. CorqunHooN, of 99, Effra Road, S. W., 


Fic. 7.— THE ErNA " Boina Rina. 


who will be pleased to receive applications for licences to use 
these elements in any form of cooking or heating apparatus. 


A Worm Reduction Gear. 


THE LONDON Exectric Firm, Brighton Road, Croydon, is 
the manufacturer of the small (4 n.r.) motor operated worm 
reduction gear, shown in fig. 8. 

The worm is fitted with bail thrusts, plain journal bearings 
being provided for the worm wheel shaft. | 

Practically any speed reduction may be obtained by the 
use of single and double start worms, and where the re. 
duction is considerable, by running two worms in series. 


gre 


Еа. 8.—WonM REDUCTION GEAR. 


The unit is usually fitted to a combination bed which carries 
the motor, but moy be fixed independently if desired. The 
primary drive may be direct, or otherwise, and in the case of 
the secondary drive, the shaft may be left bare or fitted with a 
pulley or sprocket, &c. 


THE WILSON DIP-IN CUT-OUT FOR HOUSE 
SERVICES. 


This cut-out was designed by a mains engineer to mect a 
definite demand which has arisen as a sequel to the new 
housing schemes, and it should be of particular interest to all 
engineers who are considering the question of mains and 
services in such schemes. A typical housing scheme in which 
this cut-out has been adopted was briefly described in our 
issue of July 18th, and the system was commended to the 
notice of supply undertakings by a letter from the Electrical 
Development Association in our followihg issue. 

The dip-in wiring eystem has for many years superseded 
all other systems for the interior wiring of premises, but it 
was ecarcely applicable to the outside distribution until houses 
began to be built simultaneously and in considerable numbers 
under the new housing schemes. Under these conditions 
each house may be regarded as equivalent to a '' point on 
ап internal wiring system, and by means of the Wilson dip-in 
cut-out can be eupplied by а two-wire distributor without 
any underground joints or T' boxes. The system has 
many points which will appeal to the eupply engineer; they 
may be eummarised briefly aa follows :— 

No underground joints or T“ boxes. The Wilson dip-in 
cut-out is a “T” box and cut-out combined, and its price 
compares very favourably with the combined cost of a “Т” 
box and cut-out. 

It makes & sounder job when installed than was given 
by the old arrangement of T " box and cut-out. The cable 
is “ worked at fewer points, and these points are always 
Available for inspection, moreover, the points at which the 
cable is opened are above ground and on consumers’ premises 
where the cable is far leas liable to be damaged by the pene- 
tration of moisture than in the case of underground joints. 

It gives the full capacity of the main in ench house. 
This is a great advantage, as there is considerable prospect 
of the adoption of eleetrio heating and cooking in the new 


houses in the near future, and a service put in now for light- 
ing demand only may soon be inadequate if heating and 
cooking are installed. Moreover, as heating and cooking 
will inevitably be installed in some houses, which parti- 
cular houses will be unknown at the date of laying the 
service, before the houses are tenanted, it follows that if the 
services are to deal with heating and cooking loads they must 
all be of sufficient capacity to do so. In this case possibly only 
a small proportion of the houses will eventually take a light- 
ing supply only, which will mean that the capital costs of 
the large services will stand without an adequate return 
in the way of revenue, the revenue from lighting only being 
barely sufficient to cover the capital costs. The Wilson cut- 
out solves the problem by giving the full capacity of the main 
in each house. The supply engineer is then at liberty to 
canvas any consumer to install apparatus of any capacity 
without anxiety about the advisabilty of relying the con- 
sumer's service to avoid overheating or drop in pressure. 

. The cost of the dip-in system for housing schemes is not 
in excess of the cost of the old arrangement of one main in 
the road with services to each house. Under the new hous- 
ing schemes the houses stand well apart and also well back 
fron the road. This under the old scheme would mean 
many long services, and a great many “T” or service 
boxes—all points of possible breakdown. Under the dip-in 
system a twin conductor armoured cable is laid direct along 
the front of the houses on each side of the road, and is dipped 
in from house to house. Loop mains are adopted wherever 
possible so that each consumer can be supplied from either 
side. This gives increased reliability, a better distribution of 
the load, and the minimum drop in pressure up to the con- 


eumer's terminals. 


The dip-in system with the Wilson cut-out gives a per- 
manent control of the balance on a balanced system, whether 
this be a three-wire direct, or a four-wire, three-phase, А.С. 
system. This permanent control is the result of the accessi- 
bility of the main in each house, and is accomplished by 
varying the number of houses or the area fed by each polarity 
or phase. The point in the road up to which one polarity 
or phase feeds can be varied by disconnecting the live con- 
ductor of the distributor at two adjacent houses, leaving one 
conductor dead between the two houses and feeding 
from separate phases or polarities on either side up to the 
break in the live conductor. The position of the break can 
be varied as desired. Under the old arrangement all that 
could he done to balance systems was to supply equal num- 
bers of houses from each phase or polarity, and as only some 
of the consumers installed heating and cooking apparatus, 
the system soon became hopelessly out-of-balance. and the 
only means of rectifying this was to dig up service boxes and 
change certain services over on to another phase or polarity— 
a very unsatisfactory method. 


A point about the dip-in system which will appeal to 


the mains engineer is the ease with which faults can 

located. Both ends of every length of cable are available, 
eo that a location test can be at once taken without opening 
any ground. Also the main can be cut by removing a link 
in any cut-out, and the trouble located to a short length of 
main without any elaborate testing or opening of the roadway. 

The cut-out is made in one size only, and will accommo- 
date if necessary three 0.1 sq. in. two conductor cables, eo 
that each cut-out can be used as a three-way distribution 
box, and the use of road and path boxes becomes unnecessary. 

It consists of a rectangular case 13 in. by 4 in. by 7 in. 
neatly made of stout leaded shect iron treated with a pre- 
servative paint, and has the usual sealing arrangements. The 
bottom portion of the front is made to slide off, and when 
in position forms the front of the sealing trough, the armour 
of the cables being finished immediately below a hardwood 
bush in the bottom of the cut-out, the lead entering to a 
point 1 in. inside the bush. The bush is supplied solid and 
slideg in. It can be drilled by the user to take two or three 
cables up to 0.1 sq. in. in section, the bush being cut in two 
after drilling so that the front half can be slipped in after 
the work on the cables is finished and before the compound 
js put in. | 

The internal fittings are simple and effective, and consist 
of two 1 in. by 1 in. copper strips to which the cable lugs 
are bolted by à in. round-headed brass screws and nuts. The 
two copper strips or bars are insulated from the hardwood 
blocks on which they are mounted eimply and effectively by 
mica and porcelain insulators. | ‚ 

The armour of the cables can be bonded if required by 
means of wrought iron clips immediately below the cut-out, 
these being made for two or three cables as required. 

The supply to the consumer passes from the live bar 
through а 15 ampere Dorman & Smith fuse, having & remov- 
able bridge piece which will withstand heavy overloads, and 
is too well known to need further description. The neutral 
conductor to the consumer is connected direct to the neutral 
bar and is not fused. The two rubber-covered wires are 
taken out of the top of the cut-out through eubstantial insu- 
lating bushes fixed by backnuts, eo that the insulators do not 
fall down each time the cut-out front is opened. 

Though designed especially for housing schemes, the cut-out 
can be used to replace an ordinary cut-out and Т" box 
on any distribution system, as in the case of two houses eup- 

lied by one service from the main. Feeder boxes can also 
be arranged in rectangulor bases af ordinary street lamp 


columns, 
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CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. С should forward their communi- 
Cations at the earliest possible moment. No letter can be published 
len we have the writer's name and address in our possession. 


“ Tumbler ” Switches. 


. With reference to Mr. E. Fowler Clark's letter in your 
issue of April l6th, we are pleased to see that Mr. Robert T. 
Turnbuli, of Wellington, N.Z., confirms the fact that Mr. 
А. B. Blackburn, late of the Edison Swan Co., was the inven- 
tor of the original type of tumbler switch. | 

Although our Mr. А. P. Lundberg is now in his ninetieth 
year, his memory and other faculties are stil in excellent 
preservation, and he is of the opinion that either 1888 or 
1889 was the year of the advent of the tumbler type of 
switch. We have unearthed from our museum of antiquities 
a sample of this original switch, and as а matter of interest, 
send it herewith for your inspection; also an Edison Swan 
Co.'s leaflet illustrating it. 

You will note that the base is of slate, that the moving 
contacts have breaks of about 1/16 in., and that all the 
brass parts on the base are evidently hand-made from castings. 
paper finished and lacquered! The cover is the reeded dome 
type referred to in Mr. Turnbull's letter in your issue of 
August 6th. 

It was undoubtedly the convenient up and down movement 
of the knob which popularised this type of switch, and caused 
it to become a standard in this country. In passing hurriedly 
a switch Position, one can so easily flick the knob into its 
on or off position (a method of actuation much more conve- 
nient than that necessary for its predecessor, the Turn 
Button ” type of switch), even if it be fixed round a corner. 


ORIGINAL EDISWAN TUMBLER SWITCH. 


Often, when laden, the article carried can be. pressed into 
service to actuate the switch knob. Lazy and cótpulent users 
have been known to express appreciation of its merits, when 
able to actuate, by means of the foot, switches fixed on the 
skirting board, usually for heating control. 

The single-way type is self-indicative—knob up off, 
knob down ''on." The convenient rocking-knob action has 
been so far embodied in nearly а score of different types of 
switch, other than the single-way. We naturally think, some- 
thing beyond spring modifications represents the improve- 
ment on the original pattern of 1888, e.g., improved leverage 
with locking action, long and independent break, absence of 
jar, improved terminals and insulation, and general adapta- 
bility of these improvements and rearrangement of the parts 
to fulfil numerous requirements called for in modern switch- 


ing. 

h is interesting to note in the leaflet sent herewith that 
the switch illustrated is called the tumbler.” The word 
“tumler was evidently a word coined for it later, ap- 
parently with the object of distinguishing it from its numerous 
imitations of hazy origin and meagre workmanship. 

| A. P. Lundberg & Sons. 
London, N. 7. | 
August llth, 1920. { 

[We duly received the switch and leaflet referred to, from 
m the above illustrations were reproduced.—Enps. ELEC. 

BV. 


* Extra. High Pressure.“ 

In a leaderette this week you refer to the difficulty of 
finding an expression to replace extra high tension for 
the latest increases in high voltages. We have our ''super- 
men." Why not appropriate a prefix so expressive, and use 
the term “super tension P..Dunsheath. 


Acton, W. 2. 
August 14th, 1920. 


[It is not considered desirable to use the word tension 


to signify pressure or voltage. The words have not quite 


the same meaning.—Eps. Etec. БЕУ.) 
Professional Salaries and the Cost of Living. 
I noticed recent editorial remarka, also those of corre. 
spondente, concerning the pay of the electrical engineers at 
thampton and Wrexham. | _* 


\ 


This concerns the operating side, where the pay of en- 
gineers is in many cases public property, but it would be 
interesting to have an expression of opinion from yourselves 
and your readers about the pay of important officials on the 
5 side, which is, I believe, in many cases also 
very роо under present conditions. | | 

If £1,000 per annum is not over-generous for Southampton, 
and £450 is scandalous for Wrexham, what would be fair. 
pay for, say, the chief of a technical department, aged not 
less than 40, with good and varied practical and designing 
experience, in, say, (1) a fairly leading company making 
switch gear, control gear, accessories, &c.; (2) а leading com- 
pany making also А.С. and D.C. machines, &c. I think it would 

fairly generally agreed that (1) would have carried quite 
£300, and (2) £400 before the war, now equivalent respectively 
to about £750 and £1,000. How many such officials are 
getting these figures? 
Inquirer. 


[It is important that justice should be done to essential 
men; otherwise their financial status stands far lower than 
in pre-war days. The merits of knowledge and training, and 
the high qualities of management, are deserving of adequate 
reward, and those who possess them will not be content to 
remain permanently at a disadvantage in comparison with 
those whose work they plan and control. Why should they? 
They will seek other fields—and we hope find them—probably 
to the detriment of their earlier undertakings or interests.— 
Eps. Exec. Rev.] 
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Submarine Cable Telegraphy. 


I am at one with Mr. Raymond Barker in his desire that 
the expression for the cable constant be replaced or 
supplemented by one that will take into account the vary- 
ing relativities of the factors involved. | 

When I used the expression ''arbitrary constant," I 
merely embodied the idea suggested by Mr. Raymond Barker's 
suppositious case where B. before he can estimate the actual 
performance of the cable circuit, must know over what K R his 
speed constant is based. 

To say that а particular circuit has a definite speed constant 
is а distinctly arbitrary statement, the so-called constant being 
dependent on the terminal conditiong of the particular cable. 
With the rising curve of the so-called speed constant, fol- 
lowing on improved types of receiving apparatus. ihe term 
is clearly а misnomer; and it was with this in view that T 
еррнее the term ''arbitrary " to the expression as currently 


u 
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LONDON ELECTRICITY SUPPLY, 1917—19i8, 


THe London County Council return relating to electricity 
supply in and around London, which has just been published, 
is of considerable interest, and especially so since the pro- 
visional determination by the Electricity Commissioners of 
the area forming the London and Home Counties Electricity 
District. The proposed area is a large one, with a huge 
population, and it includes some hundreds of supply and other 
authorities. Proposals for the reorganisation of the electricity 
supply in the area will take some time to formulate; last 
November the L.C.C. appointed a committee, which hopes to 
repart in the autumn, to prepare a scheme, and the local 
inquiry, when it comes to be held, will not be a simple or 


brief affair. 

The return contains a list of the various authorities with 
the authorised areas of supply, together with an analysis 
of the accounts of each undertaking for the year ended . 
March 31st, 1918, or December 31st, 1917, and also miscel- 
laneous statistics relating to capacity, output, prices, assess- 
ments, &c. B 

In the area under consideration. namely, that comprising 
the administrative County of London and adjacent extra- 
London " areas, the number of authorised distributors of 
electricity is 79, of which 40 are municipal concerns, and 39 
companies. The number of Local Government areas соп{аш- 
ing authorised distributors is 135. the total acreage of which 
is 708,869, the population being 7,575,859, and the assessable 
value £65,843,460. The 36 distributors possessing statutory 
powers to do so, supplied 77,619,422 units in bulk in the 
period under consideration; of this amount 16,717,714 unite 
were given by municipal and 60,901,708 by company , under- 
takings. In addition a bulk supply of 1,226,596 units was 
received by St. Pancras from the L. C. O.; the Northwood 
Co. took 273,650 units from the Metropolitan Railway Co., 
and the Lots Road station sold 1,569,580 units to the Rich- 
mond Co. 

The municipal undertakings had a total plant capacity of 
903.859 Kw., and that of the companies was 231,329 kw. The 
maximum load on the feeders (company figures being in 
parentheses) was 132,565 Kw. (187,874); number of consuniera, 
119,590 (144,950); connections, 197,404 xw. lighting (191,523) 
and 174,168 gw. power and heating (107,310). 
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During the year tnder review municipal undertakings 
generated 372,560,419 units, from which 13,848,499 units pur- 
chased between undertakings has to be deducted. The com- 
panies generated 407,564,641 unita from which 10,722,451 units 
purchased by municipal authorities have to be allowed for. 
The number of units sold by the municipal authorities was 
308,743,593, and by the companies $18,869,018, the power 
factor being 28 and 25 respectively. 

The statistics show that those municipal boroughs supply- 
ing electricity at the cheapest rates have made the largest 
profits, whilst those charging higher rates for electricity make 
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Ете. 1.—ToraL Units бор IN LONDON IN 1917-18. 


further charge upon the borough rates. The information 
available for the year ended March 31st, 1919, and tabulated 
in order of the cheapness of supply, is as follows, the first 
figures being the average price, the second the working costs 
per unit, and the third the surplus or deficit :— 

Local Authorities.—Poplar, 1.48d., 1.06d., £8,948 surplus; 
Hammersmith, 1.55d., 1.28d., £1,347 surplus; Stepney, 1.61d., 
1.02d., £22,245 surplus; Fulham, 1.63d., 1.29d., £9,058 sur- 
plus; Battersea, 1.64d., 1.23d., £1.118 surplus; Hackney, 
1.64d., 0.94d., £9,308 surplus; St. Pancras, 2.10d., 1.89d., 
£20,239 deficit; Shoreditch, 2.14d., 1.55d., £1,487 deficit; Ber- 
mondsey, 2.184., 1.59d., £1,679 surplus; Islington, 2.52d., 
1.78d., £145 surplus; Stoke Newington, 2.78d., 2.24d., £850 
deficit; St. Marylebone, 3.17d., 1.66d., £1,003 deficit; South- 
wark, 3.30d., 2.84d., £3,531 deficit; Hampstead, 3.72d., 3.04d., 
£13,144 deficit. 

Companies.—The figures for the companies only deal with 
the average prices and working costs, as follows :— 


p 


d. d. 
London Electric ... 1.60 1.27 
South Metropolitan 2.39 1.49 
South London sue 2.80 1.63 
County of London 2.99 2.02 
Westminster $a 31.7 1.92 
City of London 3.70 2.50 
Metropolitan 988 " 3.75 2.28 
St. James's and Pall Mall 3.82 2.20 
Charing Cross and Strand bia 9.83 2.67 
Brompton and Knightsbridge ... 4.61 3.03 
Kensington and Knightsbridge 4.64 9.98 
Chelsea з m n e" 4.90 3.98 
. Notting Hill - s 6.30 ; 3.56 


The London Electric Supply Corporation supplies largely in 
bulk to- the L.B. & S.O. Railway, and, therefore, any com- 
parison is not legitimate. The only company that can com- 
pare favourably with local authorities is the South Metro- 
politan Co. 

In giving evidence before the (Sankey) Coal Commission, 
the engineer at Poplar submitted the following statement 
relating to undertakings in the Metropolitan area for the 
year 1913-14, viz. :— 


Two local 
Thirteen authorities 
Thirteen local with company 
companies. authorities. inception. 
Income per unit des ia 2˙39d. 1˙6924. 2:52d. 
Working expr. per unit sold... 11134. 07904d. 1°093d. 
Management cost per unit ... 0°2124. 01214, 0˙203d. 
Depreciation or sinking fund 2°01% 4227; 2:627; 
Interest on dividend... m" 197% 2°52% 337 


The statistics for the year ended March 31st, 1919, in the 
case of local authorities, and December 31st, 1919, in the case 
of companies, are as follows :— 


One local 
Thirteen authority 
Thirteen local with company 
companies. authorities. incepticn. 
Income per unit sold T 3°315d. 1˙884d. 3'17d.: 
Working expr. per unit 2'186d. 1˙355d. 1:664. 
Management cost per unit ... (3324. 0˙134d. 0158. ' 
Depreciation or sinking fund 3% 3°338% 2:137 
Interest or dividend ... — 5:337, 2:0177, 3217 


In the case of the thirteen companies, the average charge 
advanced 34 per cent., and in that of the thirteen local 
authorities the increase was 114 per cent. 
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The working cost in the former instance increased 96] per 
cent., and in the latter 50 per cent., whereas management 
costs increased 56% per cent., and 10 per cent. respectively. 

The curves shown in figs. 1, 2, and 3 enable comparisons to 
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be made between municipal authorities and company under- 
takings with respect to total number of units sold, power 
factor and the average price charged per unit in the year 
1917-18. In fig. 1 the figures for power and heating exclude 
those for traction and bulk supplies. 


Electric Coal Cutters in Australia. — ABOLITION 
DEMANDED.—Serious trouble has occurred at Mount Kembla 
Colliery. The employés declare that the mine is dangerous 
because of the large percentage of inflammable gas in certain 
sections of the pit, and the large quantity of dust created 
by the electric coal-cutting machines. It is stated that the 
machines cause sparks when they strike stone or brass or 
other foreign substances, and the risk of igniting the gas and 
the coal dust is too apparent to be regarded lightly. 

The miners’ district secretary states that since the introduc. 
tion of electric coal-cutters there has always been uneasiness 
among the men because of the dust created and the danger 
of sparks. The upshot of these apprehensions was that at 
a recent meeting of the Mount Kembla Miners’ Lodge it was 
decided not to go to work until the electric coal-cutters were 
abolished. 
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BUSINESS NOTES. 


Bankruptcy Proceedings.—A. Kersgaw and C. H, 
Woop (Kershaw & Wood), electrical engineers and merchants, 
9, Bradford Road, Dewsbury.—Receiving order made August 6th, 
on debtors' own petition. First meeting, August 20th. Public 
examination, October 7th, both at Dewsbury. 

J. JAGGER (Jagger & Oo.), electrical engineer, 28, Northgate, 
Halifax.—Trustee, Mr. A. Gray, 9, Fountain Street, Halifax, 
&ppointed August 9th. 

E. S. ELAM and J. WALTON (trading as Elam, Walton & Co.), 

electrisians, 63, King Edward Street, Kingston-on-Hull The 
following are creditors :— 
At'as Advertising Association.. 231 Universal Advertising Co., Ltd. £10 
Bellamy, W.T. .. wa vs 11 Young & Peck, Ltd. us d 28 
Edison Swan Electric Co., Ltd. 82 Scotter, Stanley .. ee - 12 
Jones, E. ve б> © 11 

At the Hull Bankruptcy Court on Monday, the failure was 
attributed to want of capital, inexperience, and loss by fire. 
Walton, who is 21, said that some time after being discharged from 
the Army on account of ill-health, he and Elam commenced 
business in King Edward Street. He had no experience, but Elam 
said he had. The statement of affairs showed unsecured liabilities 
to about 61 creditors of £337, with assets £112, a deficiency of £225. 
The examination was closed. 


Liquidations.—ARMsTRONG, STEVENS & Son, LTD.— 
Meeting of creditors at 5, Waterloo Street, Birmingham, August 
16th, under Section 188 of the Companies (Consolidation) Act, 
1905. All debts have been, or will be, paid in full. 

Z“ ELECTRIC LAMP MANUFACTURING Co., Ltp.—Winding up 
voluntarily. Liquidator, Mr. B. H. Binder, 80, Bishopsgate, E.C. A 
meeting of creditors is called for August 3lst, at Orient House, 
New Broad Street, E.C. A communication, issued by Mr. W. 
Crawford and Mr. J. Scrivener, who have been associated with the 
company for many years, states that they are acquiring oertain 
assets of the company, and will continue the business as a going 
concern. This will avoid interruption in the conduct of the 
business, and will provide for the payment in full of all creditors. 
А new company will be formed to operate from а London address, 
which will be announced later. 

TRAMWAYS AND GENERAL WORKS Co., LTD.—4À meeting is called 
for September 21st, at Finsbury Court, Finsbury Pavement, E.C., to 
hear an account of the winding up by the liquidator, Mr. E. C. Price. 


Trade Annonncements.— For the convenience of their 
Irish customers, Меѕввв, R. B. HAND & Co. have opened a branch 
at 44, Temple Bar, Dublin. 

THE ENTERPRISE MANUFACTURING Co., LTD., have appointed 
Mr. B. H. Heckie, of 58, Dundas Street, Glasgow, to look after 
their interests in Scotland. 

Messrs. JONES & PORDES have appointed the following as sole 
agents for the sale of Elba" dry cells :—Scotland—Mr. D. J. 
Eaterson, 52, St. Enoch Square, Glasgow; Lancashire—The Arc 
Electrical Co., Trevelyan Buildings, Corporation Street, Man- 
chester. 

THE SOUTHERN ELECTRIC Co., LTD.. have left 10. Bush Lane, 
Cannon Street, E.C. 4, and have taken temporary premises at 
3. Cloak Lane. 


Parliamentary Royai Assent.—The Royal Assent has 
been given to the following Acts :— _ 
Post Office and Telegraph Act, 1920. 
London Electric, Metropolitan District, City and South London, and Central 
London Railway Companies (Fares, &c.) Act, 1920. 
Telegraph (Money) Act, 1920, . 


Catalogues and Lists.—BaitisH INSULATED AND 
HELSsBY CABLES, LTD, Prescot and Helsby, "Catalogo Geral" 
(40 pp.).—A Portuguese list of Prescot” products, including 
cables, joint-boxes, switch and fuse-gear, cells, magnetos, &c. 

SOCIETE FRANCAISE DES POMPES ET MACHINES “ WORTHING- 
TON," 1, Bue des Italiens, Paris, agents for the Terry turbine, 
—A photographically illustrated description (30 pp.) of the 
Terry " non-condensing turbine, giving constructional details and 
examples of installations, Also a leaflet (in French) giving a list 
of apparatus for which the company are agents. 

BELL BATTERY Co., LTD., Laburnum Grove, II ford.—“ A Silent 
Success" ; an eight-page booklet dealing with various types of 
" Bell" dry cells, giving illustrations and a chart of performances. 

THE PALNUT Co., LTD., 6, Great St. Helens, E.C. 3.— Folder, 
giving an illustrated and priced description of the Palnut safety 
lock washer, together with samples of the device. 

AUTOMATIC AND ELECTRIC FURNACES, LTD., 281.283, Gray's 
Inn Roed, W.C. 1.—' Heat Treatment Bulletin," No. 23, Con- 
cerning Pyrometers " ; also а leaflet describing and illustrating а 
new pyrometer outfit. 

Hyatt, LTD., 24, Devonshire Street, Theobald's Road, W.C. 1.—- 
A profusely illustrated catalogue (24 pp), dealing with Hyatt 
roller bearings for many purposes, with photographs of installations 
in which they are employed. : 

THe Z Evectgic LAMP MANUFACTURING Co., LTD., South- 
fields, S. W. 18.—List SS. 16, monthly stock list of general supplies 
for August, including accumulators, lighting accessories, telephone 
apperatus and domestic electrical appliances, | 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
Е.С. 4.—Bulletins No. 13 (80 pp.) and 13A (50 pp.) Two well- 
illustrated publications dealing in an exhaustive manner with the 
construction and working of the various types of turbines manu- 
factured by the company. 


Dispntes,— Electricians employed by the Scottish Con- 
tractors' Association are threatening to strike owing to the 
employers refusing their demand for a minimum rate of 2s. 3d. pex 
hour. The employers have offered 2s, 1d., but this has been declined. 
In the meantime a ballot is being taken of the members of the 
Electrical Trades Union on the question of a strike. Over 2,500 
men are involved in the dispute. Ава majority of 50 per cent. was 
not obtained in the ballot of electricians on the question of affilia- 
tion with the new engineering Union, the Electrical Trades Union 
will continus to be a separate body. 

Newspaper reports show that a conference in respect to the 
dispute at the Penistone Works, Sheffield, was held at York 
last Friday. The matter was discussed by the Emergency Com- 
mittee of the National Federation of Employers and representatives 
of various Unions connected with the engineering and steel 
industry. It was made plain to the workers that the employers do 
not insist upon foremen or officials withdrawing from their Unions 
on appointment. Upon ascertaining this fact the workers decided 
to hold a conference with the Executive of the Electrical Trades 
Union at Manchester. on Tuesday this week, to discuss the whole 
matter. As far as the electrical trades were concerned, it was 
intended to bring about a general lock-out in view of the Trades 
Union attitude at Penistone," but this intention was suspended at 
the suggestion of the general workers until after the meeting in 
Manchester. | 

The Manchester Guardian reporta that the embargo on overtime 
which has been in operation for about a month among the men 
doing maintenance work in tbe engineering works of Manchester 
and other districts, has been extended by the adoption of a similar 
policy among the members of the Electrical Trades Union in the 
Manchester district. The embargo was originally put into force 
by the local members of the Amalgamated Engineering Union for 
the purpose of enforcing an application for increased wages." 


Catalogues Wanted.—THe KABLE ELECTRICAL Co., 
LTD., of 41, Jermyn Street, St. James's, London, S.W. 1, want 
manufacturers’ catalogues and price particulars, 


Australlan Trade.—The Commonwealth official returns 
of Australian Trade for tbe first half of the current financial year, 
include the following imports of electrical goods, cable, and 
wire, Ко.:— 

Increase on 


First 6 months, First 6 months, 


IMPORTS. 1918-19, 1919-20. 1918-19. 
Electrical and gas ар- & £ £ 
pliances ... .. 244,937 329,044 84,107 
Electrica] ^ material, | 
cabe and wire | l | ES 
(covered) ... * — 241,102 290,518 46,446 


— Industrial Australian and Mining Standard. 


The Leipzig Fair.—Twelve thousand firms will show 
exhibits at the Leipzig Fair, which is to open shortly.— T7 mes. 


Book Notices, —“ Beama." Science Research Number II, 
August, 1920. Vol. VII, No. 2. London: Oakley House, Blooms- 
bury, W.C. Price Is. 6d. net. | 

" The Theory of Electric Cables and Networks " (gecond edition). 
Ву A. Russell. (Pp. x + 348, 87 figs.) London: Constable & Co. 
Price 24s, net. 


"Contact." The Journal of the National Association of Super- 
vising Electricians, Vol. II, No. 1, August, 1920. London: The 
Association. | 


"Income Tax Up-to-Date.” Ву H. J. Gully, F.C. A. London: 
Financial News, | 9d.—Containsthe Rules and Regulations relating 
to income-tax for 1920-21, апа an explanation of the E.P.D.. and 
the new Corporation Profits Tax. 


Electric Lifts for Singapore.—H.M. Trade Commis- 


sioner at Singapore reporta that a new firm who are just starting 
business in Singapore desire to take up an agency for British manu- 
facturers of electric lifts. Owing to the shortage of office 
accommodation in Singapore, & considerable number of new 
buildings will be erected there in the near future, assuring a 
good market for lifts. The Department of Overseas Trade will 
give British manufacturers particulars of the firm referred to. 


Annual Outings.—On Wednesday last week the employés 
of the Wakefield Corporation tramways department, with wives 
and friends, had an outing to Roundhay Park, Leeds, travelling 
from Wakefield by special car. 

The employés of Messrs, R. SUTHERLAND & Co., electrical 
i ade Bolton, had an outing to Blackpool and Morecambe last 
week, . 


A Riga Exhibition.— We have received from the BRITISH 
AND RUSSIAN TRANSPORT Co., LTD., of 6, Lloyds Avenue, London, 
Е.С. 3, particulars of the aims and organisation of the Brito- 
Latvian Trade Fair, which isto open at Riga in the last week in 
September. the postponement from the middle of thia month having 
been decided upon in order to make the exhibition of а wider 
international character. The Fair will extend over five weeks in a 
building which can accommodate more than 500 exhibitors, 
Particulars of the classes of exhibite, and other arrangements, may, 
be obtained from the above address, 
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New French Electrical Companies. — Lyons-France- 
Electrique (Montagnier et Faisant) is the title of a company con- 
atituted at Lyons (92, Rue de l'Hôtel de Ville) for the manufacture 
and sale of electrical apparatus. Its capital is 135,000 fr. 

With & capital of 1,000,000 fr., the Ateliers et Spécialités Elec- 
triques et Mécaniques has been formed at Paris (22, Rue de la 
Banque) for the making of, and trade in, electrical and mechanical 
articles, and more especially electric clocks and other instruments 
of precision. 

The Fil Electro-Email is the style of a newly-launched company 
whose object is the manufacture of insulators, and more especially 
insulated wire. Its offices are at 4, Rue de la République, at 
Lyons. Capital 200,000 fr. 

There has been formed at Paris (218, Rue du Faubourg Saint 
Honoré)a company with the title of L' Electrique de Gonesse, for the 
manufacture of glow and other electric lamps and electric 
apparatus. Capital 650,000 fr. 

The Société des Accumulateurs Monoplaque has raised ita 
capital from 500,000 fr. to 1,250,000 fr. by the issue of 1,500 shares 
of 500 fr. each. 

The directors of the Compagnie Electrique de Franche Comté 
are seeking sanction to increase the company's capital by the issue 
of shares to the extent of 562,240 fr. 

The shareholders of the Etablissements Industriels E. C. Cram- 
mont et Alexandre Crammont have decided to raise the company's 
capital from 14,000,000 fr. to 30,000,000 fr. by the issue of new 


In order to carry out its development plans on the River Truyére, 
the Forces Motrices de la Truyére has decided to raise its shara 
capital from 15,000,000 fr. to 30,000,000 fr., and to issue bonda for 
15,000,000 fr. 

To realise ita schemes of extensions of its network, the Com- 
pegnie Centrale d'Energie Electrique is raising its capital from 
20,000,000 fr. to 35,000,000 fr. by the issue of 30,000 500 fr. ahares. 


Foreign Trade.— JULY Fiaures.—The following are 


| ine values of importa and exporta of electrical goods апа machinery 
July :— 


July. Inc. or 7 months, 1920. 
1920. deo. Inc. or dec. 
IMPORTS. & & 8 
Electrical goods, &о. ... 142,258 + 41,969 — 29,710 
Machinery see „ 1,689,320 + 373,711 + 2,032,066 
EXPORTS. 
Electrical goods, &c. ... 964,836 + 435,018 + 3,524,230 
Machinery р e. 7,344,057 4-4,623,629 4- 16,553,147 
RE-EXPORTS. 
Electrical goods, &o. ... 11,087 — 5,253 + 8,706 
Machinery ids ... 185,129 + 85,730 + 522,976 


Chinese Students and International Trade.— Reference 
has been made from time to time to the advantages of attracting 
British and foreign students to this country from overseas to com- 
plete their education and training. There is an excellent case for 
devoting the Boxer indemnity to defraying the expenses of the 
technical education of Chinese students in the United Kingdom. 
It is understood that the British Government have such a scheme 
under consideration. France has set the example, and has made 
plans to pass a minimum of 6,000 Chinese through her technical 
and other schools, with the idea that they shall complete their 
training in French workshops. A similar programme is being 
carried out in the United States. An American engineer who is in 
charge of the Department of Mechanical Engineering at Peking 
University, has been very active in this movement and is trying to 
raise £1,200,000 in the United States for the provision of buildings 
and equipment for a new department of mechanical engineering at 
Peking University. The State which offers the greatest induce- 
ments to Chinese and other students to acquire industrial training 
` and administrative experience will assuredly reap a rich reward in 
the future. Firms which train foreign students in their shops are 
engaged in excellent propaganda on behalf of British industries 
and commerce. One illustration may be given which may be 
regarded astypical. An engineering and shipbuilding works has 
recently been promoted at Canton by a student who has returned 
from the United States. He has placed orders in the States for the 
whole of the necessary machinery and equipment.— Times Trade 
Supplement, 


Lead.—In their report dated August 14th, Messrs. 
G. Cawson & Co. say :— 


Lead has shown considerable weakness, and prices have steadily declined. 
Prospective arrivals are so heavy that there has been a great desire shown to 
get rid of early lead. The decline in price has been 30s. to 40s. per ton. 

The reports from almost all producing countries continues favourable for an 
increased output. The only unfavourable country is Australia, from which 
there is no news as to the settlement of the strike. 

The general home trade consumption shows no improvement, and even elec- 
trical works appear to be taking less lead. Then there is to be taken into 
account the continued heavy imports of lead products of all descriptions, which 
will naturally seriously interfere with the output of our own manufacturers, 
and have an unfavourable intluence on the consumption of the raw metal, 

The outlook is certainly not encouraging. It must not be overlooked, how- 
ever, that lead is still comparatively at a very high price, and a fall of even £5 
per ton would still leave prices some 100 per cent. above the average of those 
ruling for the three years prior to the war, 


Madrid Mint Equipment.—The Madrid Mint is about to 
renew its material, and as the Spanish industry will probably be 
unable to supply all the apparatus required, it is likely that the 
Mint will be obliged to acquire a certain quantity abroad, — Reuters 
Trade Service (Madrid), 


The Embargo on Overtime,— A correspondent states 
that serious inoonvenienoe to Lancashire electricity undertakings 
is being caused by the embargo placed on overtime by the engi- 
neering Trade Unions. An illustration of how the embargo works 
under certain circumstances was given at Ashton-under-Lyne Town 
Council last week, when Alderman G. H. Coop, the chairman of the 
Electricity Committee, gave an instance of how the works were 
affected. One of their turbines, he explained, was undergoing ita 
annual overhaul. Last Sunday evening a pinion driving the air- 
pump in connection with the condenser gave out. The fitters 
were sent for to repair it, but they refused to come, and the elec- 
trical engineer had to pull his coat off, and with what assistance he 
could get. undertook the job himeelf, in order to keep the station 
running. That was serious enough, but in addition one of the 
fitters who had had his holiday, now refused to work during 
Wakes Week, as previously arranged, although he had been paid 
for holidays. It had been arranged to overhaul the Belliss set during 
the Wakes holiday, but owing to this man's refusal to fulfil his 
obligations, the work could not be done. 


The Melbourne Strike.— Australian papers just received 
contain particulars of the settlement arrived at between the newly- 
formed Consultative Disputes Committee of the Melbourne City 
Council and the chairman of the various Committees affected by the 
strike of engine drivers and firemen employed in the city's electrical 
undertakings. The final offer made by the City Council of 3s. 6d. per 
day increase for engine drivers was accepted with a corresponding 
addition to the differential increases previously offered to other 
employés, The men had claimed an increase of 4s. a day all 
round. 

As the settlement of the dispute between the engine drivers and 
firemen апа the Melbourne Electric Supply Co. was contingent upon 
the settlement of that between the men and the Melbourne City 
Council—both undertakings agreeing to pay the same wages—the 
whole of the trouble relating to electrio supply and power is now 
practically at an end. 

А oomparison of the new offer with the former апа with present 
wages is given below :— 


Latest offer 
Minimum by City 
demanded Council's 
Present by Asso- Disputes 
wages ciation. Committee. 
s. d s. d. s. d. 
Leading engine drivers 14 6 18 6 18 0 
Engine drivers... a 13 6 17 6 16 6 
Leading firemen sag 14 0 18 0 17 6 
Firemen and greasers... 12 6 16 6 15 6 
Trimmers iss + 11 6 15 6 14 6 
en 256 si 11 6 15 6 l4 6 
Conveyor attendants ... 12 4 16 0 16 0 
Switchboard attendants 14 0 18 0 17 0 
Sub-station attendants 14 0 17 6 16 6 
Dynamo attendants ... 11 9 15 6 14 6 
Motor attendants ids ll 9 15 6 14 6 
Cleaners Mis ats ll 9 15 6 12 3 
Boiler cleaners iss 11 9 15 6 12 6 


The Norwegian Lamp Factory.—GERMAN CaPiTAL.— 
The only lamp factory in Norway—that of the. A. 8. Norsk 
Elektrik Lampefabrik, of Drammen—is to pass into foreign 
ownership. At а special meeting of the shareholders, held on 
August 4th, а resolution was adopted deciding to dispose of the 
company's assets to a syndicate composed of the Norsk Elektrisk 
Brown-Boveri, Per Kure, the Auer Gesellschaft, and Siemens- 
Schuckert, and one-half of the capital is to be German. The new 
owners have reserved the right either to continue or suspend 
working at the factory, but it is stated that they intend to engage 
additional workers, so as to increase the production. Some time 
ago the Norwegian company decided to issue 700,000 kronor in 
preference shares, but as the amount subscribed was considered 
inadequate, this is one of the reasons for the sale. It is assumed 
that the purchase price will permit of the return of 50 per cent. of 
the ordinary share capital to the shareholders, 


Government Contracts: The National 
Select Committee which has been appointed to inquire into the train- 
ing and employment of disabled ex-Service men is reported to have 
recommended that the placing of Government contracta be limited, 
after а date to be fixed, to firms whose names are on the National 
Roll—that is, firma who are employing the percentage of disabled 
шеп fixed for their particular trade. 

We recently referred to the excellent work that has been carried 
out at the Croydon Central Polytechnic by disabled ex-Service men 
(July 30th, p. 148). Mr. F. H. Taylor, who has been responsible 
for the course of training, desires us to mention that his assistant, 
Mr. V. A. M. Bulow, has had charge of the workshops for some 
time, and has taken the greatest possible interest in the work. 


Conference at Olympia.— During the run of the Machine 
Tool and Engineering Exhibition at Olympia (from September 4th 
to 25th), there is to be a conference of employers and employed 
organised by the Industrial League and Council. It will take place 
on Tuesday, September 21st. There will be morning and afternoon 
sessions, between which luncheon will be held in the Banquet Hall. 
At the morning session the Rt. Hon. G. N. Whitley, M.P., will 
preside, and the Rt. Hon. G. N. Barnes, M.P., will open а discussion 
oa Unemployment and Production”; at the luncheon Mr. E. J. P. 
Benn will be the speaker; and io the afternoon, under the chair- 
manship of Sir George Paish, there will be a debate on High Prices 
and World Competition," the Rt. Hon. G. N. Barnes, M.P., being the 
C pener, 
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South African Iron and Steel Industry.—After an 
animated debate, the Union House of Assembly, on Friday last, 
confirmed, by 61 votes to 35, the draft agreement between the 
Pretoria Ironworks and the Government. The agreement stipu- 
lates that for a period of 17 years the Government railways will 
purchase 50 per cent. of their requirements in steel rails, &c., from 
the Pretoria Ironworks at imported cost. Vigorous criticism 
was directed against the agreement by the Unionist and 
Labour benches on the ground of creating a monopoly, especially, 
it was urged, as the Union Steel Corporation and other smaller 
producers had for years been promoting the iron and steel industry. 
General Smuta, in emphasising the benefits of developing the great 
iron and steel industry of South Africa, which had, he said, unique 
opportunities owing to coal .and iron ore being plentiful and very 
cheap, and there being splendid resources of unskilled labour, 
pointed out that there was no question of monopoly, as the other 
50 per cent. of the business of the railways was open to competition 

everyone. The agreement before Parliament was also 
expressly subject to the prior agreement with the Union Steel 
Corporation. It wasstil in the power of the Union Steel Cor- 
poration to move on to success in their undertaking, and produce the 
whole of the Administration's railway requirements under their 
agreement for the next eight years. Sir Thomas Watt, Minister of 
allways, claimed that по great steel industry could be established 
without the Government's assistance, and they considered the 
inducement offered to the Pretoria Ironworks an exceedingly cheap 
method of securing the establishment in South Africa of an enter- 
prise requiring the investment of from £1,500,000 to £2,000,000 to 
assure manufacture on a large scale, because only on a large scale 
could such an industry hope to make good.— Neut ers Trade Service 
(Cape Town). 


Copper and Lead Prices.—Messrs. F. Smith & Co. 
report, August l7th:—Eleotrolytic bars £116, £1 decrease; 
electrolytic sheets, £158, £1 decrease; electrolytic wire rode, 
rd 41 е ; do. Н.С. wire, id. to łd., zd decrease. 

easrs. James & Shakespeare report, August 18th :—Co bars 
(best selected), sheet and rod, no change; English e. lead, 
£38 10s., a reduction of 303. рэг ton on last week's prices. 


Further Reductlons in German Export Duties.—The 

-Heich«anzeiger publishes further alterations in the export tariff 
affecting wire, electrical machinery, telegraph and telephone 
epparatus and railway wagons. The following are now duty 
free Wire made of base metals (formerly subject to export duty 
of 3 per cent.), marine and underground electric cable (formerly 
1 per cent.), and insulating tubes of paper or pulp (formerly 5 per 
cent.).— Reuter's Trade Service (Berlin). 


The A.E.G.—The Allgemeine Elektricitäts Gesellschaft 
is proposing to increase ita share capital by 250 million marks by a 
preference isaue at 6 per cent. These shares will be redeemable 
from January 1st, 1925, at 116. — Reuter's Trade Service (Berlin). 


Unemployment.— It is stated that about 50 per cent. of 
the workers of the semi-skilled class in Sheffield are unemployed. 
They have been stopped at Messrs. Firth's, Hadfield's, Brown's, 
Vickers’, and other big works. In addition, workpeople have gone 
to Sheffield from other towns, where trade is falling off, and they 
are straight-away disappointed. This is increasing Sheffleld's un- 
employment roll. 

For Sale.—By direction of the Disposal Board, Ministry 
of Munitions, Mr. M. Marshall will sell by auction, on September lst 
and 2nd, at Central Stores Depót, Houston Station, near Glasgow, 
plant and machinery, &c., including motors, generating sets, 
electric cable, electric fittings, &o. For particulars see our 
advertisement pages to-day. 


—€——————MMÓÓÉE 


LIGHTING AND POWER NOTES. 


Barking.—E.Lrctricity Іх Dooks.—The County of 
London Electric Supply Co., Ltd., intends to erect at Barking a 
large generating station to supply the whole of the riverside area, 
including Tilbury. 

Birkenhead.— Loan SancrioneD.—Sanction has been 
received by the Corporation to the borrowing of £20,000 for ex- 
tensions to electricity mains and services, and £12,500 for electricity 
meters. 

NEW SuB-STATION.—Land owned by the Corporation at Ilchester 
Wharf is to be used for the erection of a high-tension sub-station, 


British Colambia.—WaATER POwER.— The potential 
water-power of British Columbia, experts declare, is equal to that 
of five Niagaras. Pouring down the mountains comes enough 
water to develop 3 000,000 н.Р. At Niagara Falls, there is now 
developed about 725,000 H.P. Only 123,000 E.H.P. is now developed 
by the plants supplying Vancouver, New Westminster and the 
towns in that vicinity. This power turns the wheels of mills and 
factories, propels the tramway cars of these cities and provides 
light for the streets and homes, If the entire wealth of British 
Columbia in water were harnessed, it would be sufficient to 
provide power, light and heat for 40 citiea the size of Vancouver 
and New Westminster combined. With this cheap power available, 
economists predict that some day the province will become one of 
the greatest manufacturing centres of Canada.— Power. 


Clacton-on-Sea.— ELECTRICITY CHARGES.—The Ministry 
of Transport has informed the Urban District Council that, under the 
Order granted, the price of electricity must not exceed 11d. per unit. 


Continental, —FRANcE.— The Chamber of Deputies has 
sanctioned the scheme submitted by the Minister of Public Works 
granting to the Orleans Railway Co. the utilisation of the Upper 
Dordogne River, in order to carry out the electrification ef part 
of its lines. The State will carry out, at its own cost, the works 
necessary for the utilisation of hydraulic power and leave to the 
company the installation of machinery and the equipment of works 
and lines. The company will repay the State at a rate to be fixed 
by a special agreement. Any dad eh energy will be sold by the 
company to third parties at rates which will be fixed by the Govern- 
ment. A reserve of power will be specially allotted to companies, 
trusts and agricultural and co-operative societies at preferential 
rates. The profits of the sales will be shared between the State 
and the Orleans company pro rata with their respective shares in 
the outlay on first establishment. The financial arrangement ocon- 
templates the constitution of an unique society formed by the State, 
the Departments, the communes and the Orleans company. 

The French Société générale d'Enterprises and the Swiss Société 
Locher, of Zurich, have come toan agreement to build a dam on the 
Rhone, near the Swiss frontier, in connection with a hydroelectric 
station which is to be established at Pougny-Chancy, to yield 
50,000 H.P. The Banque suisse des Chemins de Fer, of Basel, is 
financing the scheme. 

The Compagnie électrique de la Loire et du Centre has decided 
to raise its capital to 60,000,000 fr., with a view to increasing its 
generating power, in order to supply its enlarged clientèle. Ita 
plans embrace the construction of a 25,000-H.P. capacity water- 
power station on the Haute Loire; the acquisition from the State 
of an additional thermic generating group; shares in the Sooiété 
d'Energie é:eotrique de la Basse-Isére and in the Société hydro- 
électrique de l'Eau d'Olle, with a view to obtaining additional 
supplies, &o. А 

SWITZERLAND.—There аге over 16,000 electricity works іп 
Switzerland, although the population is under 4,000,000. The 
electricity produoed is used either for lighting, industrial pur- 
poses, electrochemical and electrometallurgioal purposes, electric 
traction on railways, or for heating and oooking purposes. 
Rivera such as the Rhine, Aare, Reus, and the Limmet, have at 
various points been dammed at their full breadth, and the water 
used for the production of electric power. 

A recent innovation in Switzerland is the tapping of mountain 
lakes (Kloenthal and Ritom), and the artificial creation of lakes for 
purposes of power production by damming up whole valleys. Such 
artificial lakes have advantages over wild torrents, inasmuch as the 
water supply can be regulated at will, and liberated or alternately 
retained, as may be required. 

Before the war the Swiss power stations had altogether at their 
disposal more than 520,000 H.P., taken at a yearly average, the 
maximum being 887,000 and the minimum 345,000. The erection 
of electric power stations was delayed owing to the war, but did not 
come to a complete standstill. In spite of the unprecedented rise 
іп the cost of labour and materials, great progress is now being 
made; the shortage of ооа! makes the erection of further power 
stations a matter of urgent necessity. 

The amount of water power immediately available in Switzer- 
land is estimated at 1,189,000 Н.Р. Of this amount the electri- 
fication of the railways will require 245,000 H.P., but it is estimated 
that power stations in Switzerland could be built to produce 
8,000,000 H.P., and even more, or 20 milliards of KW.-hours per 
annum, whereas the power needed in Switzerland during 1914 is 
estimated to have been less than one-fourth of this amount. The 
shortage of coal caused by the war, which has been most bitterly 
felt, particularly in winter, has ‘led to a tremendous demand on 
the part of the public for electricity. In addition to power and 
lighting, for which the electricity has, so far, been particularly 
used, electricity is now being employed to a much greater extent 
for heating purposes and for cooking, &c., in private houses as well 
as in public institutions.— Board of Trade Journal, 


Dorchester, —PURCHA8SE OF UNDERTAKING.—The Dorset 
County Council has offered the County of Dorset E.S. Co. £9,000 for 
its Dorchester plant, subject to the necessary sanction being 
obtained. 


Glasgow.— YEAR'S WonkiNG.—The report on the elec- 
tricity undertaking for the year ended May 31st last shows a gross 
revenue of £977,486, as against £865,039 in the previous year. 
The working expenses totalled £713,451, as compared with 
£567,259, leaving a gross surplus of £264,035 (£297,780). The 
payment of loan interest and sinking fund charges reduced this to 
£9,844 (£93,226). Writing off the depreciation in value of the 
plant resulted in a deficit of £54,614—met by the reserve fand— 
as contrasted with a surplus of £32,762 in 1918-19. The total 
number of units sold during the year increased by 2,721,523 to 
146,223,311. The total capital expenditure during the 1919-20 
period was £910,626. 


Japan.— E.H.T. Transmission.—A  140-mile trans- 
mission line between Seto and Osaka, Japan, now under con- 
struction, will be operated at 160,000 volts, three-phase, 60 cycles, 
with neutral grounded through resistance. This is part of an 
extensive hydro-electric development programme involving an 
ultimate capacity of 200,000 Kw. and transmission lines totalling 
more than 400 miles in length. The project is being undertaken in 
three successive steps of 30,000 Kw. for the first, 70,000 Kw. for the 
second, and 100,000 Kw. for the third development. АП of the 
power plants will be operated eventually in parallel over two 
circuits on a single steel-tower line having a capacity of 100,000 Kw. 
The first development now under way is the construction of two 
plants, one of 9,000 Kw. at Mosegawa, and one of 19,000 Kw. at 
Seto. Electrical World, 
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King's Lynn. — ELECTRICIrT  SurpeLy.— The Town 
Council has decided to institute inquiries as to the probable con- 
sumption of electricity with a view to supplying the villages of 


Terrington and Clenchwarren by means of an overhead 
installation. 


Lichfield. —ELrectriciry SuPPLv.—The Town Council 
has appointed a Committee to meet a deputation from the Walsall 
Town Council, and discuss the question of a supply of electricity 


for the city, by means of a proposed cable to supply Whittington 
Barracke. 


London.— Prick INcnEAsE.— The Charing Cross, West 
End, and City E.S. Co. has applied for permission to increase its 
maximum charge to 8d. per unit, instead of 6d. to put it on terms 
of equality with other aupply companies in the Metropolitan area. 

WooLWICH.—In order to comply with the Electricity Commis- 
sioners’ wishes that the electricity undertaking should be further 
developed, the Council has decided to carry out plant extensions 


at au estimated cost of £200,000, and extensions of mains costing 
£30,000. 


Market Drayton.—Pusiic Licatinc.—In connection 
with the lighting of the district during the coming winter, the 
Urban District Council has accepted the tender of the Market 
Drayton Electric Light Co. at £4 108. per lamp. 


Newcastle (Co. Down),—Pusuic Тионтгхо. — The Urban 
Council has agreed with the Electric Lighting Co., Belfast, for a 
supply of electricity for public lighting at 4340 per annum, with 
5 lights of 50 C.P. each, 34 of 25 C. P., four of 100 C.P., and five 
of 200 C. P. 


Portrush.— EHC TRICITV ScHEME.—Mr. А. D. Price, 
engineering inspector to the Local Government Board for Ireland, 
held an inquiry recently into the application by the Urban Council 
for sanction to a loan of £15,000 for constructing electricity supply 
works. Evidence dealing with the financial, commercial, and other 
features of the acheme was given by Mr. W. Pleavance, consulting 
engineer, and others. The Town Clerk said а rate of Is. 93d. in 
the £ would cover payment of principal and interest, spread over 
a period of 25 years, in the case of the electricity loan, anda further 
loan for £2.000 for the purpose of providing lands for use as 
pleasure grounds. Mr. S. A. Wray, Cloraine, on behalf of residents 
in the Dhu Varren district, urged the immediate. inclusion of that 
district in any electric lighting scheme that might be carried out. 
The Inspector will report in due course. 


Shipley.—ELectricity SuPPLv.—The Urban District 
Council has decided to raise no objection to the proposed applica- 
tion of the Yorkshire Electric Power Co. for a Provisional Order to 
supply electricity within the district, provided no monopoly is 
created. The company has informed the Council that if the Order is 
granted, full protection will be given to the Council on this point. 


$110. —Ровілс LiagriNc.—By a majority, the Corpora- 
tion has accepted the offer of Mr. T. Kilgannon, Thomas Street, to 
inatall and maintain public electric lighting, beginning with 15 
lamps—nine of 200 C. P., and six of 100 c p.—and as many other 
lamps of 50 C.P. as may be required within a specified area, the 
price to be 18. per unit—subject to revision every three years, 


according to increase or reduction in price of coal and Trade Union 
labour. 


Thorne (Yorkshire), — ELECTRICITY | SUPPLY.— The 
Electrical Distribution of Yorkshire, Ltd., is to apply for a 
Provisional Order to supply electricity for all purposes within the 
township and the rural area of Thorne, Mr. Wells, on behalf of 
the company, interviewed the Rural Council last week. 16 was 
pointed out that two local colliery companies at Hatfield and Thorne, 


would oppose the Order, and that the Stainforth Colliery Co. is 


already supplying its own houses with electric light. Mr. Wells 
said the company was satisfied that, despite these facts, a supply 
to the district could be made to pay. The opinion was expressed 
at the meeting that no colliery company would be willing to 
become general distributors, although it would probably be 
preoared to supply energy in bulk. The Ccuncil, before coming 
to a decision about the electricity supply company, decided to 
inquire from Messrs. Pease & Partners, colliery proprietors. and 
the Hatfield Main Colliery Co., whether they would be willing 
to supply and distribute their spare power for public lightiog in 
Thorne, and to undertake the work which the E.D. of Y. Co. pro- 
posed to do. 


Tasmanla.— WATER Powrr.—It is announced that the 
Tasmanian Government intends to introduce legislation during the 
forthcoming seasion of Parliament forthe purpose of dealing with the 
question of the rights of the Crown to the waters of the State, and 
establishing an authority to control them, carry out systematic 
gaugings, surveys, &c., and especially to consider the question of 
the utilisation of waters for the various purposes of power, irriga- 
tion, domestic supply, and mining. 

The Government has also instructed the chief engineer and 
general manager, Mr. J. H. Butters, to proceed to the United 
Kingdom and North America in the near future, to investigate 
systems of management of electricity supply undertakings, to study 
the results that have been obtained, and the working of existing 
legislation, with a view to devising the soundest possible scheme to 
suit conditions for the control of hydro-electricity in Tasmania. 
Mr. Butter's mission is also to obtain machinery for enlarging the 
power scheme ав already decided upon, and now involving an outlay 
of £2,500,C00, 


It is officially stated that Tasmania is at the present moment 
committed to an enormous works programme in connection with 
the hydro-electric scheme, which will exhaust all the available 
labour and funds during the next three years.— Times Trade 
Supplement, 


Taunton.— ELECTRICITY AREA.—The Town Council has 
asked to be excluded from the Lower Severn electricity district, on 
the ground that the cost of linking up would be out of all pro- 
portion to the possible benefit, and recommending that if the 
town is to be included in some area, it should be in the same one 
as Exeter. 


Twickenham.—ELkcrRICITY CHARGES.—At a conference 
of local authorities, it was decided to recommend the Ministry of 
Transport that an increase of 2d. per unit, making the charge 1s., 
would be acceptable, and failing the acceptance of this by the 
E.L. Co. the application for the maximum charge to be fixed at 
18. 2d. should be opposed. | 


Whitehaven. NEW Puant.—The Town Council has 
decided to apply for а loan of £12,000 for a generating set. 


Winchester.— VEAR'S WonKING.—The figures given in 
the statement of accounts for the year ended March 3lst 
last, are as follows, the figures given in parentheses being 
the corresponding results for the previous year :—Total 
revenue, £25,986 (£18,095); total working expenses, £17,333 
(£11,839); gross profit, £8,653 (£6,256) and net profit, £2,686 
(£626). The total number of units sold increased by 186,394 to 
1,326,466, 


Woking. — OvERHEAD TRaNSMISsION. — The Urban 
District Council has consented to the Electric Light Co. erecting 
an overhead cable in the district for the transmission of energy. 


TRAMWAY AND RAILWAY NOTES. 


Argentina. — RAILWAY  ELECTRIFICATION,.— А попе the 
various improvements and extensions on which the Central 
Argentine Railway contemplates spending 40,000,000 pesos is the 
electrification of the line to San Martin, which it is hoped to put 
in hand shortly, the preliminary calculations апа plans now being 
completed.— Heuter's Trade Service (Buenos Ayres). 


Burnley. — WaGEs.— The Tramways Committee, on 
August 12th, decided to approve of any agreement arrived at bet ween 
employers and employed in the engineering trade in connection 
with the present application for a wage increase. If the overtime 
embargo continues and is applied to fittera, it is probable there will 
be no Sunday service, and a reduced Saturday service of cars in the 
district. 


Continental. Russ14.— Moscow reports that the first 
electric train in Russia has been built in the Baltic works, and 
that it will have a speed of 31 miles an hour.— The Times. 

ITALY.—At the second session of the Consiglio Superiore delle 
Acqua it was decided, in the matter of the electrification of the 
Italian railways, that the existing three-phase system should be 
maintained throughout the zone northward of the Pisa-Florence- 
Faenza line; that continuous current should be used on the 
Benevento-Foggia section; and that, experimentally, industrial 
frequency three-phase traction should be employed on the Rome- 
Tivoli and Rome-Anzio lines, 


Holl.— Wace INcREASE.—On August 13th the Corpora- 
tion Tramways Committee decided to grant its traffic employés 
an extra ls. per week, to make up the 108. advance demanded by 
the men, though the national award was for 9s., leaving local 
authorities with power to give the extra shilling or not. It was 
stated at the meeting that practically every other tramway 
authority in Yorkshire had given the extra shilling. 


. Jamaica.— RAILWAY ELECTRICATION.—4À mail dispatch 
from Kingstown, Jamaica, says that the Government has under 
consideration а scheme for the electrification of the railway system 
in that island, and that the British Admiralty looks favourably on 
the project. Considerable improvements are under review, the net 
effect of which will greatly help trade ard commerce. 


London. — * UNDERGROUND” Fares. — The London 
Underground railways have issued & statement with regard to 
the Fares Act, which was among the private measures to 
receive the Royal Assent оп“ Monday. The revised fare rates 
are being prepared at the Underground " headquarters, but 
it is not anticipated that they will come into operation until 
the end of next month. It is explained that the new powers 
granted to the companies under the new Act will permit the 
continuance of the policy of preference to the long-distance 
passenger, who is, generally speaking, an employed person of 
the industrial, business, or professional class, and, therefore, а 
regular traveller. Under the Act, the " Underground " systems 
are empowered to charge ordinary fares at a rate not exceeding 
13d. for a mile or part of a mile, with a minimum of 2d. ; while 
“ workmen's" tickets will be issued up to 7.30 a.m, on all the 
Systems, and will be available for the return journey any time 
during the day at rates not exceeding the ordinary single fare for 
the double journey, with a minimum of 3d. (return). These, how- 
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ever, are maximum powers of charge, designed to provide the 
companies with a reasonable margin within which to operate, without 
the necessity of constant reference to Parliament. Even for short 
journeys in the inner areas it may not be necessary to make full 
use of the maximum powers of charge. The necessary increases 
will be imposed where they will be least felt, and the long - distance 
fares under the new schedule will still be found to work out at а 
e cheap mileage rate, both positively and relatively.— Morning 
ost. 


Southend-on-Sea.— ExTkNSIONS.— The Light Railway 


Commissioners have granted the Town Council an order for the 
extension of the electric tramways. 


Southampton, — STRIKE. — On the afternoon of 
August 15th the tramway employés ceased work on account of 
the dismissal and refusal to reinstate one of their members. An 
offer to take the man back when a vacancy occurred was refused. 


Southport.—Time ExTkNsION.—The Minister of Trans- 
port has extended the time of the Southport Corporation Act for 
the completion of the electrical equipment and apparatus for the 
working of trolley vehicles until August, 1921. 


West Ham.—YEAR's WorkKING.—The results of working 
for the year ended March 318 last are given below, the previous 
years figures being shown in parentheses :—Total revenue, 
& 283,345 (£237,187); total expenditure, £253,691 (£215,019); 
gross profit, £29,651 (£22,468) ; net deficiency, £44,777 (£7,703). 


TELEGRAPH AND TELEPHONE NOTES. 


Austria.—STRIKE.—The Post Office notified during the 
week-end the temporary suspension of the telegraph service with 
Austria, owing to a strike in that country. 


Costa Rica.— WIRELESS TELEGRAPHY.—The Gareta 
Ofhcial (San José) of June 10th publishes the following decree, 
which may interest United Kingdom firms :— 

The Executive Power is authorised to employ the sum of 
250,000 colons from the Public Treasury in the purchase and 
installation of & wireless telegraphic or telephonic station of 
sufficient power to obtain direct or indirect communication with 
the places in the world where wireleas-telegraphic and telephonic, 
cablegraphic, or telegraphic public offices have been opened. This 
station must be established by preference in the capital of the 
Republic. From the same sum will be taken the amounts 
necessary for the purchase and installation of sub-stations in 
distant regions of the national territory, and by preference in the 
cantons of Osa, Puntarenas, and Liberia, and in the region of 
Siscaola in those places in which the towns and State may derive 
the best service and in which the exigencies of wireless-telegraphic 
technique may be satisfied. Decree No. 34 of April 10th of the 
current year, issued by the Government of Dr. Francisco Aguliar 
Barquero, is ratified, by which the wireless telegraph and tele- 
phone are declared of public utility and State monopolies.— Boa d 
of Trade Journal, | 


Ecuador.—WIRELESS TELEGRAPHY.—According to La 
Prenxa, of Lima, the Government, in order to set up speedy means 
of telegraphic communication across the mountainous regions of 
the Republic, is contemplating the establishment of a wireless 
network, and has placed the contract with the Société Francaise 
Radioelectrique. The stations forming the network will number 


five of lu KW. each, five of 5 KW., three uf 1 KW., and one of 70 KW. 


France,— WIRELESS TELEGRAPHY.—The re-organisation 
of the French systems of posts, telephones and telegraphs and 
the amplification of the wireless network were the subjects 
recently of a speech by M. Deschamps, under-secretary of the 
department concerned with these services, Existing stations, said 
M. Deschamps, already had received or forwarded 4,500 radio- 
telegrams in January, 4,800 in February, and 5,730 in March. The 
long -distahee network organisation was under weigh. While 
awaiting the establishment of a station specially designed to 
exchange radiograms with the great European stations, the 
Administration purposed utilising the Tour d'Eiffel station, and 
perhaps that of Doua, near Lyons, and, if agreeable to the Ministry 
of Marine, the station of Basse Lande, at Saint Philibert de Grand 
Lieu. There was already a service of several hours’ duration daily 
with Hungary, and another was about to be opened with Belgrade. 
Negotiations had been begun with the American Radio Corporation 
with a view to setting up connection with Tuckerton, when 
inaugurated, and the Doua station. The last-named would only be 
used for Franco-American traffic until the completion of the 
Croix d'Hins station, near Bordeaux. Lastly, the Administration, 
in agreement with the Ministry of the Colonies, had framed a 
programme for а network of very powertul stations directly linking 
the French capital with all its oversea colonies, The construction 
of the colonial network would take some time, but meanwhile a 
temporary system was under consideration for the use of the Press, 
and private telegrams by means of fairly powerful stations linked 


up to the Doua station and that of Croix d'Hurs, which wiil shortly 


be working, This programme, M. Deschamps says, when com- 
pleted, will render France independent of the English system, 


W.0.—Reuter’s Trads Service. 


Georgia (Russia).—WIRELEss SrATION,.— Negotiations 
are under way between the Georgian Government and a French 
сошрапу for the establishment of a powerful wireless station 

iflis. 

Holland.— WIRELESS TELEPHONY.— By arrangement 
with the Government the Committee of the Amsterdam Bourse has 
made provision for the introduction of a system of wireless tele- 
phony next month in connection with transactions with the 
provinces and with Rotterdam, says the Financial Times. 


lreland.—SEcRET WiRELESS.— Last week a complete 
wireless installation was reported to have been found in & house at 
Drumena, Co. Leitrim ; the police attach much importance to the 
capture of the installation. 


Italy.— AUTOMATIC TELEPHONES.—The intention of the 
Government to spend 10,000,000 lire on the introduction of 
automatic telephones has been linked with the' statement that 
native firms are to be passed over, and the orders placed in Germany. 
The Zribun« explains that the Government, not to compromise the 
success of its large scheme, was bound to invite competition. 
During the war there was an agitation against orders for automatic 
telephones being placed with the English Siemens Co. and with 
the Western Co., and as а consequenoe, the Società Construttori 
Telefoni Italiani was constituted, consisting of the five principal 
firms specialising in this branch, namely, the Sooietà Industrie 
Telefoniche Italiane, the Società A. Perego, the Società Telefoni 
Privati, the Società Adriatica Telefoni, and the BSooietà Giulio 
Galanti e Ca, There seems little risk of the Government passing 
over the native industry. 


Liverpool,—WIRELESS Еве CALL.—The Fire Brigade 


last week experimented in calling the brigade to & scene of fire by 
no of wireless telegraphy. A similar test was recently made in 
ndon. 


Shanghai. — NRW ` WIRELESS STATION.— A powerful 


wireless station, which will be available for commercial and 
official purposes, is to be established at Shanghai, says The Times. 


Ships’ Wireless.—D.O.R.À. REGULATION REVOKED.— 
An Order in Council, published in the London Gazette of August 
13th, revokes, from September Ist, Regulation 37 B, under the 
Defence of the Realm Regulations, which made it compulsory for 


every British ship of 1,600 tons or over to be provided with a 


wireless outfit, and to carry two certified operators. 


United States. — New WIRELESS SERVICE. —- Te 
"Naval Communication Service” began on August 17th, when 
oommeroial. private, and Press messages were accepted fır trans- 
mission to France by wireless. The commercial rate is the same as 
that charged for messages sent by cable, while the Press rate is 
10 сеп{в а word. Messages will also be acoepted for Belgium, the 
Netherlands, Italy, Switzerland, Luxemburg, Czecho-Slovakia, and 
Jugo-Slavia, ria Lyons.— Financial Timex. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paraqraph indicates 
the issue of the ELECTRICAL REVIEW, in which the "Official 
Notice” appeared, 


OPEN. 


Australia. — Commonwealth Government. November 
24th. Protected cable terminals and cable diétribution boxes. 
Specifications &c., will be available at Australis House, Strand, 
(Brisbane). 


VICTORIA.—October 20th. Victorian State Rivers and Water 
Supply Commission. -Two 1,600-B.H.P. steam turbines, with 
mechanical reduction gearing and condensing plant. — /teuter's 
Trade Service (Melbourne). | 


Azores.—September 28th. Specifications (in Spanish) 
of electric lighting plant, required for the city of Ponta Delegada 
S. Michel, Azores, may be seen on application to Capt. Vandeleur, 
Department of Overscas Trade, London (Room 48), 


Belglum.— September 10th. Municipal authorities at 
Antwerp. Switchgear boxes required for the electric cranes to 
be erected on the quays of the new docks (Nos. 2 and 3). Three- 
phase, alternating, 300 volte. Specifications (in French) may be 
seen on application to Capt. Vandeleur, Room 48 (Department of 
Overseas Trade, London). 


Birmingham. — September 1st. Salvage Committee. 
Two 100-K w., 440-v., D.C., compound-wound, steam-driven gen- 
erating sets, complete with surface condenser and switchboard. 
(July 30th.) 


Blackpool.—August 27th. Corporation. Two water-tube 
boilers, superheaters, economisers, stokers, &c.; two sets of induced 
draught plant; coal conveying, &c., plant. (July 16th.) 


Bolton.— eptember 16th. Electricity Department. One 
12,000-Kkw, turbo-alternator, (See this issue.) 
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Bradford. — September 9th. Electricity Committee. 
Contract R. 159. No. 4 boiler house and equipment, including 
buildings, water-tube boilers, eoonomisers, induced draught plant, 
feed pumps, coal-handling plant and piping systems. (August 6th.) 


Cape Town.— August 23rd. The Department of Overseas 
Trade has received specifications for transforming apparatus, switch- 
gear, poles, cross arms, insulators, house connections, street lighting 
fittings, switohes, lightning arresters, &c., for the electrio lighting 
scheme at Mossel Bay. Copies may be seen at the office of the 
Department, Boom 48 (Capt. Vandeleur), but it should be noted 
that Monday, August 23rd, is the closing date for tenders. 


Chile.— February, 1921. The Chilean Legation at Paris 
(23, Avenue du Bois de Boulogne) is asking for tenders for the 
supply and installation of electric power in the first zone of the 
rem railways. Sealed tenders are returnable before February lst, 


Croydon. — September 8th. Tramways Department. 
Supply and installation of a new feeder cable. (August 13th.) 


Edinburgh.—September 6th. Electricity Department. 
Converting plant for Portobello generating station and sub-station. 
Specification No. 26. (August 6th.) 


ladia, — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H. T. alternators; н.т. and L.T. switchgear, transformers and sub- 
station equipment; 15 miles underground H.T. cables, 28 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories. (Seo this issue.) 


London. — WaLTHamsTow. — September 8th. Urban 
District Council. Electricity Department. Two water-tube boilers 
and economisers; one 5,000-Kw. turbo-alternator and condensing 
plant; one 1,500-kw. and one 1,000-Kw. rotary or motor oon- 
verters; one natural-draught cooling tower; E. H. T. and L. r. 
awitchgesr; E. H. T. cables. (August 13th.) 

WEST Ham.—September 9th. Board of Guardians. Electrical 
fittings for six months. Mr. T. Smith, Clerk *o the Guardians, 
Union Road, Leytonstone, E. 11. | 


"Manchester. — August 30th. Electricity Committee. 
Barton power station : 33,000-volt, 3-phase trunk feeders (26 miles), 
pilot cables (104 miles), telephone cables (19 miles). Specification 
B. 7. (August 6th.) 

August 24th. Electricity Committee. One steam turbine-driven 
boiler-feed pump, for Stuart Street generating station. Mr. F. E. 
Hughes, Secretary, Electricity Department, Town Hall. Deposit 
£1 1s. (returnable). 

September 2nd. Markets Committee. Pumps, motors and fittings, 
for Smithfield and Elm Street cold stores. Specifications, &c., from 
General Superintendent, Marketa Department, Town Hall. 

September 20th. Electricity Committee. Six 33,000-volt, 19,500 
K.V.A., 3-phase static transformers, house service and testing trans- 
formers. (August 6th.) 


Nuneaton.—September 20th. Electricity Department. 
T т L.T. switchgear, connecting cables and accessories. (August 
Portsmouth. — August 25th. Electric Lighting Com- 


mittee. One 4,000-Kw. turbo-alternator ; two water-tube boilers, 
each of 30,000 lb. per hour capacity. (July 30th.) 


South Africa. —JOHANNESBURG.—September 6th. Gas 
and Electric Supply Department. Olass A. One or more light 
electric passenger vehicles. Class B. One or more light electric 
delivery vehicles. (August 13th.) 


Stockton-on-Tees.— August 30th. District Fund, Gas 


and Electricity Committees, Articles and stores for six months. 


(August 13th.) 


Spain.—The Direccion General de Correos y Telegrafos, 
invites tenders, up to the end of the month, for the supply of 40 
tons of electrolytic copper wire of 34 m/m dia., to be employed on 
the telegraphic lines from Bilbao to Gibraltar and Madrid to Bilbao. 
— Reuter's Trade Service. 


Uganda.—December 20th. Government of the Uganda 
Protectorate. Tenders invited for a concession of a portion of the 
Ripon Falls of the Nile. See this column in our issue of July 30th. 


Warrlugton.— September 7th. Electricity and Tramways 
Committee. Surface condensing plant. (August 6th.) 


CLOSED. 
Glasgow.—Electricity Committee. Recommended :— 


Nine ку step-down transformers, £29,211.— Met.-Vickers Electrical 


Nine 1,875-x.v.A. step: down transformers, £29,885. — British Electric 
Transformer Co., Ltd. 


New Zealand. — Tbe New Z:aland Government has 
ordered from Messrs. British Electric Vehicles, Ltd.. of Southport, 
tucee of their locos. to haul loads of 20 tons, complete with three 
uvtur-generator sets, switchboards and all the necessary accessories. 


Tucy are for use in conjunction with the hydro-electric schemes 
hich are being carried out in New Zealand. 


Sunderland.— Council. 
mittee :— 
Armstrong, Addison & Co.—Creosoted redwood troughing and creosoted 
capping. 


Accepted by Electricity Com- 


FORTHCOMING EVENTS. 


British Association for the Advancement of Ѕеіепсе. — 88th annual 
meeting at Cardiff, from August 24th to 28th inclusive. . 
Tuesday, August 24th. At 8 p.m. In the Park Hall. Presidential 
address on Oceanography,” by Prof. W. A. Herdman, F.R.8. 


NOTES. 


Institute of Metals.—The autumn meeting of the 
Institute will be held at Barrow-in-Furness, on September 15th 
and 16th.—An attractive programme has been arranged, which 
includes civic receptions, social functions, &c., visits to iron and 
steel works in the district, and visits to the Furness Railway 
works, the Barrow paper mills, and the Hodbarrow mines. During 
the meeting the following papers are expected to be submitted for 
discussion :— 

W. E. Alkins, M.Sc., on “ The Immiscibility of Metals from the 
Point of View of the Phase Rule." 

Eng. Lieut.-Comm. G. B. Allen, R.N., on “Service Experience 
with Condensers.” 

T. G. Bamford, M.Sc., and W. E. Ballard on " The Influence of 
Gases on High-Grade Brass." 

Kathleen E. Bingham, B.Sc., on The Allotropy of Zias.” 

Prof. Н. C. H. Carpenter, F.R.S., and Constance F. Eliam on 
* Crystal Growth and Recrystallisation in Metals." 

J. Н. 8. Dickenson, “Note on a Failure of Manganese Bronze.” 

D. Hanson, M.Sc., and Marie L. V. Gayler, B.Sc., on The Con- 
stitution of the Alloys of Aluminium and esium,” 

О. F. Hudson, D. So., and J. H. Darley on The Constitution and 
Structure of Certain Tin-Antimony-Oopper Alloys.” 

F. Johnson, M Sc., on Some Features іп the Behaviour of Beta 
Brass when Cold-Rolled.” | 

R. T. Rolfe, F. I. C., on The Effect of Increasing Proportions of 
Antimony and of Arsenic respectively upon the Properties of 
Admiralty Gun-Metal.” 

Н. B. Weeks, F. I. O., Notes on Brass-Foundry Practice at Messrs. 
Vickers, Ltd.“ 


Engineering Tool Standards.—A report (1s. 3d., post 
free) issued by the British Engineering Standards Association, 26, 
Victoria Street, S. W. 1, deals with British standards for milling 
cutters aud reamers. The first part of the report gives definitions 
of the various classes of these tools, followed by a series of defini- 
tions of various types of each class, each type being accompanied 
by an explanatory diagram. The second part contains 58 tables, 
giving the standard dimensions and tolerances of the various tools, 
including tables of Brown and Sharpe and Morse tapers. Standard 
dimensions for arbors and keys and keyways are also given. 


Charity Sports Meeting.—The C.A.V. Athletic Associa- 
tion is holding a closed and open sports meeting to-morrow on its 
ground at Old Oak Road, Shepherd’s Bush, in aid of the Acton 
Cottage Hospital. Such a worthy object should ensure a large 
number of visitors; the meeting comprises many open events, 
besides those confined to the London business houses, and, after the 
sports, there will be a concert and dancing. 


Floating Exhibitions. —A committee of Italian business 
men has chartered a yacht which is to visit North African 
and Spanish ports and Marseilles this month, for the purpose of 
exhibiting the products of 1,200 Italian firms. 

An ex-German 2,000-ton vessel is being refitted at Brooklyn 
before making a world business tour. She will carry 1.500 exhibits 
of U.S. manufacture and will make а year's voyage to South 
America, Europe and Asia. The trip has been organised by а 
company of U.S, business men. 


Electricity in Italy.—The total consumption of electrical 
energy in KW.-hours in Italy in the last six working years was as 
follows :— 


Years. Kw.-hours. Differenoe -x w.- ours. 
1913-1914 "T 2,311,930,817 — 
1914-1915 "T 2,573,017,931 + 264,000,000 
1915-1916 i 2,859.724,982 + 286,000,000 
1916-1917 8,796,719,209 -- 937,000,000 
1917-1918 3,391,588,933 + 695,000,000 
1918-1919 3,743,285,194 + 342,000,000 


Sentence.—At Hull Police Court on Monday, George 
Knight, chief electrical engineer to the British Oil and Cake 
Mills, Ltd., was sentenced to eight months’ imprisonment in the 
second division on charges of theft. It was stated that the goods 
stolen, and the cost of the firm's labour employed on the residence 
prisoner was building. totalled in value £1,400. The defence was 
that accused. who was suffering from consumption, succumbed to 
temptation in his anxiety to provide for the future of his wife, 
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Electricity in India. — Considering the pre-eminent 
importanoe of irrigation in the Provinoe of Lahore, it is not 


surprising that the majority of the papers contributed to the Lahore ` 


Engineering Congress should have dealt with that subject, says 
Indian Engineering. Nevertheless, the paper by Mr. F. L. Milne, 
A. M. I. E. E., on a Project for Providing the Punjab with a Cheap 
Supply of Electric Power," was weloome. The electrical industry 
in India ш notoriously very backward ; the figures given by Mr. 
Milne, according to the journal referred to above, show that while 
in India the number of watts installed per head of population is 
only 0'742, the corresponding figure is 33 for the British Isles, 148 
for Canada, 61'8 for Australasia, and 56'9 for the Union of South 
Africa, Similarly, taking the peroentage utilised of the total 
horse-power available, India is very behindhand in the development 
of the water power at her disposal as compared with other countries. 

This was, however, only to be anticipated. A country, where the 
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industry has been mainly agricultural, where the labour rates are 
low, and the teeming millions are simple people with few wants, 
has not the same incentive to exploit the water power available as 
countries confronted with very different conditions. If India has 
moved slowly, there are reasons why she should have dawdled. 
But that does not mean that she is going to be content to loiter 
for ever. A spirit of enterprise ia awakening, and will in time 
become much more awake and alive to the potentialities and Mr. 
Milne’s paper comes opportunely as а sign-post to point the way." 
In concluding a series of articles on the existing and proposed 
hydro-eleotrical installations in India, Indian Industries and Power 
recently published a map, which we reproduce above, pointing out 
that most of the places where hydro-electrical development has 
taken place in that country lie along two lines—an east-west line 
along the Himalayas, and a north-south line along the Western 
Ghats. In the illustration those installations that are in operation 
are marked with a dot ; those under construction are marked with 
a cross, while those indicated with a circle are not working. 


Railless Traction in Shanghai.—At the Private Exhi- 
bition Hall of the Inter-Ocean Photoplays Co., Ltd., on the 11th 
inst., Mr. D. MoColl, engineer and manager of the Shanghai Tram- 
ways, by request of Messrs. Railless, Ltd., showed an interesting 
film depicting the railless service at Shanghai, and afterwards 
gave a description of the system. A feature of the cars is 
the life-guard in front of the wheels, which makes it practically 
impoesible for anyone to sustain serious injuries. A rope net is 
fixed in front of the car, so that if it collides with a pedestrian he 
is picked up into the net, and feels nothing more than the shock. 
The cars wind in and out of the traffic with ease, and can be drawn 
to the side of the road, thus allowing passengers to alight and 
board the car without stepping on to the road. This advantage is 
found extremely useful in the case of a breakdown, as it does not 
impede the progress of the cars following behind. Mr. МобоП, in 
concluding his remarks, said that he was of the opinion that any 
further extensions of British tramways should be on railleas lines. 


Royal Astronomical Society.— Meetings for the coming 
session have been arranged for the first and third Fridays of the 
month. The subjécta chosen for discussion include geodesy, 
terrestrial magnetism, seismology, and meteorology. Fellows of the 
Physical Society are invited to attend. 


An Electrical Hot-wire Inclinometer.— The above instru» 
ment was the subject of a paper read by Mr. J. 8. G. Thomas before 
the Physical Society of London in June last. The instrument con- 
sists essentially of two fine platinum wires (diameter about Ol mm.) 
mounted parallel to one another in а closed chamber аба distance 
apart equal to about 1mm. A constant current of from 0'4 to 
1.5 ampere (according to the sensitivity desired) is maintained in 
the wires, which constitute two of the arms of a Wheatatone 
bridge arranged so that the bridge is balanced in the zero position 
of the inclinometer. If desired, the bridge may be constituted of 
two pairs of heated wires as above. The inclinometer wires, in the 
zero position, may be either vertical or horizontal or inclined at any 
angle to the horizontal. The indications of the instrument are 
dependent upon the relative heating or cooling effects experienced 
by the respective wires when the orientation of the wires about a 
horizontal axis is altered. The galvanometer deflection occurring 
with alteration in such orientation serves to indicate the inclina- 
tion of a definite radius vector to the horizontal, and calibration 
curves were given for the cases where the axis of rotation is hori- 
zontal, and (a) in the plane of the wires and parallel to the wires, 
and (b) at right angles to the plane of the wires. The charac- 
teristics of the calibration curves were discussed and curves given 
showing how the resistances of the respective wires depended upon 


. the orientation of the wires. Attention was direoted to the finite 


width of the column of heated gas ascending from the wires, and 
an empirical formula was deduced expressing the maximum 
deflection as a function of the bridge current employed. In the 
course of the discussion on the paper, Mr. F. J. W. Whipple referred 
to practical applications, such as the use of the instrament in an 
aeroplane. How would the results be effected by angular accelera- 
tion of the system? Mr. F. E. Smith emphasised this point. It 
appeared that this inclinometer would give precisely the ssme 
indication as a mechanioal inclinometer, such, for instance, as a 
suspended bob or a marble in a glass cylinder. In the two possible 
cases of unaocelerated flight, viz., right way up and upside down, 
there was never any doubt. Dr. Hopwood asked how the behaviour 
varied with the diameter of the wire used? Sometime ago he had 
heated two loops of fine wire in series in coal gas. At atmospheric 
pressure the finer of the two glowed perceptibly and the other did 
not. On reducing the pressure it was possible to get the thicker 
wire glowing while the other was dark. Could any anomalous 
effects arise from such causes as this? Mr. Thomas, in reply, said 
that he had determined the ratio of the thermal conductivity of 
various gases to that of air. He had found the same ratio at 
600° C. as at ordinary temperatures, and had interpreted this as 
indicating the existence of a skin of occluded gas round the wire. 
The thickness of this skin would be the term in King’s formula. 
He had not yet investigated the conditions below the wire. He 
agreed that the instrument only indicated the apparent direction of 
gravity, but he had had the impression that there was some 
difficulty in discriminating between right gnd wrong way up in 
certain cases, and that there was no satisfactory indicator for this 
р in use, Another application connected with aviation was 
in setting the nose of experimental models exactly head on to the 
wind. Experiments had been made with various wires, and no 
anomalies of the type mentioned by Dr. Hopwood were found. The 
gas was at atmospheric pressure in practice. = 


Vacuum Arcs for Interferometry.—A paper on the use 
of vacuum arcs for interferometry was recently read by Mr. J. 
Guild before the Physical Society of London, in which he discussed 
the relative merits of short and long meroury aros for this work, 
and pointed out that the defect of the former was due to the 
broadening of the spectrum lines consequent on the high vapour 
pressure within the lamp. He showed that by attaching a 
condensing bulb to the lamp, so as to prevent excessive rise of 
vapour pressure, the short lamp could be made practically as good 
as the long one as regards sharpness of lines, while still being of 
much greater intrinsio brightness. 


Canada's Domestic Electric Apparatus Industry.—The 
report of the Bureau of Statistics for 1918 shows that 68 under- 
takings manufacturing electrical apparatus were in operation, with 
a capital investment of over 8 10,000,000 and employing 8,868 people. 
The following quantities of material used by these industries 
are of interest :— Foundry castings, iron, brass, copper, and 
aluminium, 95,099 tons ; pig-iron, 4,190 tons; steel, bar-sheet and 
castings, 6,287 tous; insulating materials, 6,290 tons. The total 
selling value of artioles produced in 1918 was £7,000,000. Сапада 
in 1919 imported electrical apparatus to the value of £2,600,000, 
most of which was from the United States. 


Inquiry.—The name of a North of England firm, that 
makes chimney corner castings (four corner brackets with bolts), to 
which ee are bolted for carrying overhead mains, is 
asked for. 


Appointments Vacant.—Deputy engineer-in-chief and 
manager, for the Shanghai Municipal Electricity Department 
(salary 1,000 taels per month; tael = 54. 6d.) ; director of posts and 
telegraphs (£600), for the Government of the Somaliland Pro- 
tectorate ; electrical and general draughtsman, technical instructor 
in electrical engineering, and chief instructor in dynamo and motor 
manufacture, &0., for the Government [Instructional Factory, 
Ponders End; assistant lecturer (£300), and demonstrator in civil and 
mechanical engineering, and one for the Electrical Engineering 
and Applied Physics Department (4300), for the Northampton 
Polytechnic Institute; shift charge engineer (£276), for the 
Walsall Corporation Electricity Supply Department. See our 
advertisement pages to-day. 
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Australian Developments,— With the issue of our con- 
temporary, the Zudustriat Austratian and Mining Standard, tor June 
17th, 1920, there 18 included a special supplement of 50 odd pages 
describing, and very fully inustratiny, the Harnessing or 
Australias Greatest river, the great scneme undertaken by the 
Governinenta of the Lommonwealuh of Australia and of the states 
of New soatn Wales, Victoria, and South Australia, with a vieW vo 
the more protitabie use of the waters of the river Murray. 


Home Office Factory Iuspectorate.— An important 
scheme of reorganisation nas been sancuoned tor the lactory 
department of tue Home Ошсе, and will be brought into opera- 
шоп as soon as the necessary arrangements can be made. 
Among the alterations are ше іопом шу: It nas become 
necessary, owing to the increase in the number ot factories 
and workshops, und the great growth in the auues devolving 
on the inspectorute, to reduce the areas ol the divisions and 
districts шю which the country is divided for inspection 
purposes. ithe number ot divisions Will be increased Irom 
віх to ten, und the number of districts trom 62 to oo, While 
a corresponding reduction wil be made in the number ог 
Junior inspectors. ‘Lhe scientitic and technicat stall ot Ше 
department will be considerably strengthened in order to 
enable 1t to cope with new developments with regard to safety 
and health. ithe medical stall is to be increased trom three 
to ive, one of whom мш be a woman. ibe special engineer- 
ing staff which is more particularly concerned with probleins 
ot safety, ventilation, «c., arising in connection with the 
administration ot the Factory Acts, will be reconstituted and 
enlarged; and, in view ot the great growtn in the use of 


electricity tor industrial purposes, tour additional electrical . 


inspectors will be appointed to entorce the satety require- 
ments of the electricity regulations. Ihe changes involve 
considerable redistribution ot the staff as between the various 
grades, and in particular the number of women inspectors 
will be considerably increased, but the total number ot Ше 
stall will remain about the same. At the saine ише, the 
scales of salaries of the inspectorate have been revised. in 
view of the increase m the remuneration which technical 
qualifications and experience comunand in industry. 


А New Transmission Gear.— We were recently priviledged 
to examine an invention for which а great future is 
predicted. In general, present-day . variable-speed gears 
are not entirely satisfactory, their chief drawback resid- 
ing, of course, in the process of changing trom one 
speed to another. In all spur gears a certain amount 
of skill on the part of the man in charge is absolutely neces- 
вагу to the Well-being of the mechanism. ‘Lhe gate system of 
gears permits of certain definite ratios only, thus limiting the 
majority of gears to а small number of changes. ‘lo obviate 
these and other undesirable features in transmission and 
speed control the present invention, the work of Mr. l'RANCIS 
J. HEALEY, has been evolved. Mr. Healey’s invention consists 
of two expanding and contracting eprockets mounted on 
parallel shafts, and connected by an endiess chain of constant 
length. The use of expanding pulleys in this connection is 
probably not new, but the driving connection in previous de- 
signs of this nature has been purely frictional, and the 
employment of a chain drive fitting into accurately cut gear 
teeth is а novel departure. In the application inspected, 
which was a typical example of the gear applied to machine- 
tool operation, the sprocket device consisted of a number of 
segments mounted and free to operate in radial slots between 
two retaining plates. Each segment consisted of a block 
into which two or three teeth were fixed, a spring allowing 
a small temporary circumferential displacement to permit the 
teeth to adjust themselves to the chain and returning them 
to their normal position when past the chain. Entering the 
centre of the wheels and mounted upon each of the two 
parallel shafts were cones bearing ribs of dovetail section to 
coincide with and support the toothed segments. These cones 
were coupled together in such a manner that, by the operation 
of a lever, as one receded from the sprocket wheel, thereby 
allowing the segments to fall towards the centre and reduce 
the diameter, the other entered the wheel on the opposite 
shaft forcing its segments outwards, and thus keeping the 
chain at the same degree of tightness. The action throughout 


was very smooth and noiseless, even when the lever was ` 


quickly brought over from one limit to the other. The range 
of speeds extended from 1 to 9 in each direction; any inter- 
mediate fractional ratio was obtainable, the only operation 
necessary being the movement of the controlling lever. The 
cases in which this gear might be installed with advantage 
are innumerable, but the makers anticipate that the greatest 
demand will be forthcoming from makers of printing machines 
as well as lathe and other machine-tool manufacturers. Its 
application to automobiles is also contemplated. It is pro- 
posed to incorporate the gear in the lathe itself, and thus do 
away with the present headstock and countershaft system. 
As an indication of its practical and commercial worth, it 
may be mentioned that in the negotiations for the purchase 
of a works by the British Universal Variable Gears, Ltd., 
who have acquired the sole British rights of the invention, 
the vendors have signified their willingness to take the whole 
of the payment in “shares. Furthermore, the purchase price 
agreed upon was not excessive, but rather in the opposite 
direction, 


© L, & NW. Railway Electrification.—The rearrangements 
anu improvements on the London & North-Western Railway 
lines between Chalk Farm and Euston, which were begun 
in 1913, but were interfered with at the outbreak of war, and 


finally closed down as a result of an order issued by the 


Ministry of Munitions at the end of 1917, under which the 
Government took possession of the contractors' plant, bave 
recently been resumed, says the Times, and already consider- 
able progress has been made. ‘The principal object of the 
alterations is to provide a means whereby the electric trains 
which for some time past have been running from Broad 
Street, City, to Watford, via the Hampstead Junction line, 
should also be able to run via Chalk harm, and also from 
Euston to Wattord. Wien the work is completed it wall 
be possible for passengers to travel between Watford and 
Euston and vice versa by an electrified line. The approach 
to a busy terminus such as Euston is naturally much con- 
gested, and the congestion has been largely increased by the 
necessity which has hitherto existed for trains to cross over 
from one side to the other, with the necessary consequence 
that while doing so they block two lines of rails. An im- 
portant part of the new scheme of alterations is the removal 
of this inconvenience. ‘The proposal is to lower both up and 
down slow lines to allow ot the up fast line crossing over 
them by means of а bridge, thus avoiding any crossing on 
the level. Some idea of the complicated nature of the plan 
may be gathered from the fact that three lines are almost 
entirely superimposed. At Chalk Farm the railway is being 
widened on the north (up side) and the existing lines re- 
arranged on the widened area. ‘This is to provide for the 
construction of the additional lines which are to connect the 
present slow (or local) lines from Euston and the North 
London lines from Broad Street with the new tunnels. These 
tunnels are constructed almost parallel with the present 
steam line tunnels between Chalk Farm and Loudoun Road, 
from which point onward there will be two additional lines 
reserved for Watford electric services. Another new feature 
which will be of the greatest convenience and conduce greatly 
to ethciency of working is а new tunnel by means of which 
empty coaches can be brought from the carriage sheds at 
Willesden to Chalk Farm over the existing up slow line and 
can cross over underground to the departure platforms 
at Euston. This means that the lines on the level at the 
approach to the station are freed from being blocked by 
“ empties.” Elaborate arrangements have been made to 
interfere as little as possible with the outgoing and ingoing 
trains at Euston while the work is in progress. It is not 
expected that the scheme will be completed before 1922. 


Service Notes. — Nava, TELEPHONES.—It has been 
decided that the rental of telephones required for official 
naval purposes in private residences will no longer be wholly 
paid for by the Admiralty. Fresh arrangements are an- 
nounced in Navy orders, which take effect as from April Ist 
last, and no exceptions can be permitted.“ This decision 
does not affect the telephones installed in official residences, 
which are regarded as part of the official equipment of such 
residences, and the olticers concerned are not charged with 
the rental of the instruments. According to the Times, as 
regards private houses, in cases where an officer is in receipt 
of emoluments of £540 per annum or over, including war 
bonus, he will bear the whole of the rental, together with 
any surcharge. Officers with emoluments of between £450 
and £840, including bonus, will be required to contribute to 
the extent of £1 per annum. All other salaried officers will 
pay a contribution of 15s. per annum. The last two classes 
will also pay the same proportion of surcharge as of the rental. 
The charges mentioned are to be revised in accordance with 
any alteration made in the public rates for telephones. In 
all cases, payment for outward calls in excess of the number 
covered by the minimum annual subscription is to be made 
by the ofheer concerned direct to the Post Office at his own 
charge. Officers and others will pay rent and surcharge 
direct to the Post Office in the first instance, and reclaim 
these, less the amount of their contribution, from the Ad- 
miralty, or from the local pavinaster in the case of establish- 
ments abroad. When the transfer of a telephone is not 
necessitated by service reasons, its cost in normal cases is 
to be borne by the officer concerned. 

A tablet to the memory of the 50 officers and men of the 


Portsmouth Division of Electrical Engineers who gave their. 


lives for King and Country in the Great War was unveiled 
last week in H.M.S. Vernon, torpedo schoolship at Ports- 
mouth. The tablet was presented by the electrical artificers’ 
mess of the Vernon. 

Lieut. A. A. Davis has resigned his commission in the 
Tyne Electrical Engineers, which he joined in 1916, getting 
his second star in August, 1918. Major A. V. ‘Sinclair, 
A. M. I. E. E., late Royal Engineers, has been posted to the 
Welsh Divisional Engineers. He served with the Royal En- 
gineers in the late war. 


The Transport Problem in Paris.—The General Council 
of the Seine has now adopted the scheme for the expropriation 
of the surface transport. undertakings, to which reference 
was made in a previous issue, and has fixed the redemption 
annuities to be paid for 30 vears in francs as follows: The 
Omnibus Co., an annuity of 16.800.000, as compared with 
17,975,000 which was claimed; the Tramways de la Beine 
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5,400,000, as against 6,500,000 asked for; the Tramways Sud 
4,100,000 in place of 5,000,000; the Est-Parisien 3,600,000 in 
lieu of 4,500,000; the Tramways de la Rive Gauche 620,000, 
instead of 650,000, and the Nogentais tramways 2,000,000 fr., 
as contrasted with the demand for 2,965,000 fr. One company 
is stated to have refused the offer, while in the other cases the 
respective managers are consulting the directors of the com- 
panies concerned. The Paris municipal council, which is also 
interested in the scheme of amalgamation under local ad- 
ministrative control, has endorsed the action of the general 
council. All the undertakings in question are proposed to 
be transferred as from January 15%, 1991, to an operating com- 
pany according to terms to be arranged between the general 
council and the representative of the new company to be 
constituted for working the lines. M. Mariage, manager of 
the Compagnie des Omnibus, has undertaken to form the 
new company, so that it may be assumed that the existing 
companies will still take an interest in the future of the 
services in question. 


Lead Poisoning in Accumulator Works.— The Manchester 
City Coroner held the adjourned inquiry on August llith into 
the death of Nellie Farrington (22), who was employed at 
Messrs. Oldham & Sons, electrical works, at Denton, as an 
accumulator asseinbler, her duty being to file off a lead portion 
of the accumulator to make the cells fit correctly. Deceased 
had worked on this particular job from February to June of 
this year, and in the middle of the latter month she com- 
plained of a pain at the back of the neck, and was treated 
by a doctor for neuritis. Later acute pains in the shoulder and 
left arm developed, and early in July the girl was removed 
to Ancoats Hospital, where she died the day following ad- 
mission. 

Dr. Walton, of Ancoats Hospital, who gave evidence at 
the preliminary inquiry early in July, repeated that when 
admitted to the institution the deceased was in & moribund 
condition, and she was suffering from paralysis of the wrists 
(wrist drop), a common feature of lead poisoning. He could, 
however, find no visible traces of lead poisoning. 

Dr. Harry Heap, pathologist at Manchester University, said 
that on analysis of the brain of the deceased woman he found 
there 2.44 milligrams of lead, in the kidneys 0.57 milligram, 
and in the liver 11.18 milligrams. Asked what his experience 
was ав to the amount of lead likely to be present in cases of 
lead poisoning, Dr. Heap said that in such cases idiosyncrasy 
played such a great part that it was almost impossible to state 
the exact amount of lead. It was well known that in females 
the incidence of lead poisoning was greater. His experience 
showed him that fatalities occurred both when smaller and 
larger amounts of lead were present than in this case. Не 
did not think it could be laid down that a definite amount 
of lead would exert definite symptoms’ in anybody. Some 
people, he said, developed resistance—they tolerated lead 
more than others. He had found in a typical case of lead 
poisoning less lead than was found in the liver in this case. 

The coroner said the case was а most important one in 
the interests of electrical workers, and thence the reason 
for the microscopic examination by the pathologist. This was 
a clear case of lead poisoning, and his verdict would be 
Death from nephritis, caused by lead poisoning." No blame 
was attached to Messrs. Oldham’s, who took every possible 
precaution, and provided all necessary requisites. 


Induction Frequency Changers.— А recent issue of 
Power describes à new application of the high-speed induction 
inotor to certain classes of machine drive which has been made 
possible by the development of an induction frequency 
changer by the General Electric Co. (U.S.A.). This device 
generates power at frequencies that will produce speeds of 
15,000 R.P.M. or higher, and as a result high-speed induction 
motors can be directly applied to various types of machines, 
eliminating belts or gears with their disadvantages. 

The frequency changer consists of a  wound-rotor type 
induction motor, the stator of which is connected elec- 
trically to an alternating-current source of power. Ву 
rotating the machine in a direction opposite to that in. which 
it would run as a motor, frequencies are generated in the 
rotor equal to that of the exciting circuit plus that due to 
the reversed rotation of the rotor. 

Practically all the energy taken from the commercial circuit 
is transformed into high-frequency energy, the over-all effi- 
ciency being approximately 90 per cent. Where direct cur- 
rent only is available, an inverted rotary converter can be 
used both as a motor to drive the frequency changer and to 
supply the excitation. for the stator. ‘The high-frequency 
supplied by this device being always three-phase secures 
uniformity as well as economy and simplifies both the motors 
and the frequency changers. The most economical sets are 
those having driving motors directly connected to the fre- 
quency changers. 

The high-speed inotors used in connection with these fre- 
quency changers are constructed the same as the small stan- 
dard squirrel-cage motors, having rotors of the cast-alloy 
{уре and are very compact. In the construction of 
the rotor the punchings are held securely in place, and the 
slots completelv filled with cast alloy. In the stator the 
windings are thoroughly impregnated with moisture-proof 
insulating compound which acts further to prevent movement 
of wires and unites the end turns into a solid mass which 


readily dissipates the heat that is generated in the interior 
of the оше ‚ | . 

The standard motors are two-pole, and wound in two series 
the first rated normally at 190 cycles 220 volts, the secon 
at 200 cycles 110 volts, to operate at a range of from 200 to 
300 cycles. The operating voltage of the motors must vary 
in proportion to the speed and frequenoy, but this change is 
accomplished automaticaly by the frequency changer. The 
normal slip is from 5 to 7 per cent., but where the load is 
such that the starting torque is the factor in determining the 
size of the motor, it can be increased by increasing the slip 
to 8 or 10 per cent., although such changes are objectionable 
if the motor must carry full load. Successful applications 
have been made with speeds ranging from 7,900 to 19,000 
revolutions per minute. 


Wireless Telegraphy in Argentina.— The local Press of 
Buenos Aires recently devoted much space to a prospectus 
of “ Transradio: Argentine Radiotelegraphic Co., Ltd., and 
according to the Times Trade Supplement, its keynote is struck 
in the very first paragraph, which states that: ''The idea 
of forming the company took shape in Germany, backed by 
the following institutions which have and will give it their 
most hearty support: The Wireless Telefunken Co., 
‘Overseas Wireless Traffic,’ Ltd., Deutsche Bank, and the 
Dresdner Bank, all of Berlin. The mere mention of these 
names signifies for shareholders most flattering p 
These institutions conjointly form the most powerful banking 
and industrial consortium in Germany, and bring to the new 
company technical and financial capacity of the first order..“ 
To those who followed the discoveries made during the war 
period relative to German commercial and financial expansion 
abroad, this paragraph practically tells the whole story. The 
formation of a powerful transmitting station in Argentina 
able to communicate in any weather with Nauen, Berlin, and 
with all other stations of the group using the '' Telefunken ” 
system, is not new, at any rate, in so far as the idea is 
concerned, for on more than one occasion during the war 
tentative efforts to establish at least a receiving station in 
Argentina were made by local German interests. | 

The initial capital has beeu fixed at $10,000,000 Argentine 
paper, of which sum $4,500,000 has been found, in ordinary 
shares. The Argentine public are asked to subscribe $3,000,000 
in 7 per cent. preference shares, the bulk of which has already 
been promised, and the balance will be available for issue 
as and when required. Complete control thus remains in 
German hands, and the invariable practice of modern Ger- 
man industrial finance is strictly adhered to. | 

Reduced tariffs, primarily put at two-thirds the actual rate 
charged by the cable companies, plus ''freedom from delay 
and extraneous interference "—this last advantage is insisted 
on again and again—are calculated to give the new concern 
a revenue of $1,830,000 Argentine paper.per annum, and that 
on the assumption of а bare 5,000 words daily service, which 
is but а quarter of the capacity of the new station. With 
six steel masts 210 metres in height, and a 400-Kw. trans- 
mission set, it is claimed that the station will prove one of 
the most powerful in the world. 

The company takes over the concession for the working 
of а high-power wireless station granted by the National 
Government on March 15th, 1919; the term of the concession 
is 30 years, after which period all the installations become, 
gratuitouslv, the property of the State. 

Commenting on the prospectus, the Heview of the River 
Plate says that '' All the foregoing is very interesting and 
sounds quite practical. It seems a pity that British ' wireless ' 
enterprise should have left neglected so important a field as 
Argentina for so long. А company subsidiary to the Marconi 
Co. was established here nearly 15 years ago, and still exists 
(we believe). The thousands of persons (mainly Italian 
residents) who took up shares from motives of patriotism 
(inspired by the talented inventor of the system) have never 
had any return, and now we learn that the Marconi rights in 
Argentina (controlled by the parent company in London) have - 
been ceded to a United States enterprise which contemplates 
the early erection of a high-power station at Maschwitz.” 


Automatic Generating Station. — We have referred to or 
described in our columns, on several previous occasions, 
automatic sub-station installations, and now the Journal of 
Llectricity gives a fairly long description of a remotely-con- 
trolled hydro-electric plant. This is the Ontario plant No. 2 
Z the Ontario Power Co., California, situated in San Antonio 

anyon. 

The equipment of plant No. 2 consists of one single Pelton 
impulse turbine, overhung from a Westinghouse 500-к.у.А., 
50-cycle generator, with direct connected exciter. The tur- 
bine is rated at 550-н.р., 290-ft. head. and receives water 
through а duplex needle nozzle. A third separate nozzle is 
used as a by-pass around the unit in order to permit unin- 
terrupted flow to plant No. 1, in case the upper plant is 
shut down. АП three of the nozzles are operated by electric 
motors provided with interlocking limit switches, in order 
to maintain fixed relative action between the three. This 
arrangement is made for the purpose of maintaining maximum 
efficiency at all degrees of load and water consumption. 
Governor operated jet deflectors are also provided for emer- 
gency control and speed regulation. 

Plant No. 2 is completely controlled from plant No. 1, 
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situated three and one-half miles down the canyon, by means 
of & double throw switch. The adjustable contact limit 
switches in the mechanism of the remotely-controlled plant 
are responsibie for the operation of the inotors, but do not 
themseives directly affect the operation of the motors. ‘I'he 
contact switches act on relays and contactors on the switch- 
board panel, and these in turn cause the motors to operate. 
The various operations occur in proper sequence in the follow- 
ing order :— 

When the plant is operating on full load, both power nozzles 
are full open, and the by-pass nozzie is closed. lf it is de 
sired to reject all of the load, the duplex switch in plant 
No. 1 is thrown to the to close position, and the first action 
is to close the relay which starts the closing of the upper 
power nozzle. After a certain predetermined interval a contact 
switch on the upper nozzle acts to close a relay, which starts 
the closing of the lower power nozzle. Then for a certain 
interval both nozzles are closing together. Оп reaching a 
certain point of closing, which corresponds to a predetermined 
minimum stream flow, а contact switch on the lower nozzle 
acts to. close a relay, which effects the opening of the 
by-pass nozzle. Then for a short interval both power nozzles 
are closing and the by-pass nozzle is opening. 

The upper nozzle, which starts to close first, reaches the 
full closed position first, and its limit switch acts to open 
its closing relay to prevent jamming of the mechanism. By 
the time the lower power nozzle reaches its full closed posi- 
tion the by-pass nozzle is opened to the predetermined point 
which discharges the required flow, and the limit switch on 
the lower power nozzle acts to open all relays and stop all 
action. Water then flows through the by-pass only, and 
the generator is unloaded and removed from the line. 

When it is desired to put the plant on to the line, the 
duplex switch in plant No. 1 is thrown to the to open posi- 
tion and the sequence of operations is started, but in the 
reverse order, thus :— 

1. By-pass closes and lower power nozzle opens. 

д. Upper power nozzle opens with by-pass still closing, and 
lower power nozzle opening. 

3: By-pass nozzle reaches full closed position with both 
power nozzles stil opening. | | 

4. Lower power nozzle reaches full open position and its 
limit switch acts to stop all action, both power nozzles being 
open and the by-pass nozzle closed. 

The operation of the plant is not limited only to the full 
on or off positions, as any position between may be reached 
and held by the manipulation of the central switch in plant 
No.1. This is à necessury provision to permit the synchronis- 
ing of plant No. 2 with plant No. 1, and to regulate for 
different loads or stream flows. 

Synchronising is accomplished altogether by the remote 
control of the power nozzles, the synchroscope and main 
. generator switch being on the panel with the nozzle control 
switch in plant No. 1. A Tirrill regulator is installed at the 
upper plant to effect voltage regulation of the remotely-con- 
troled unit in the normal way through the exciter field. 


Telegraphic Photography.— By a process invented by 
Mr. E. Belin, а French engineer, a photograph of Swedish 
women athletes marching in the Olympic Games Stadium 
at Antwerp was ''telephoned " 200 miles from Antwerp to 
Paris last week in eight minutes, and appeared in the Matin. 
According to the Times, the invention makes use of the in- 
equalities of the surface of a carbon photograph. The in- 
equalities, which are exceedingly minute, vary with the depth 
of shadow—that is to say, with the effect of the. light upon 
the surface of the medium. The method of utilising these 
conditions 1s as follows: The photograph to be transmitted 
is placed on a cylinder in every respect like the cylinder used 
in phonography, which, as it revolves, presents to a needle 
every point of its surface. The needle and cylinder form 
part of & telephone circuit. and the sound of the needle as 
it passes over the diminutive elevations and depressions of 
the photograph are amplified by means of a microphone 
attached to the needle, that is to say, current which passes 
through the telephone wire varies in conformity with the 
inequalities of the surface of the photograph. It remains 
only to translate at the receiving end these variations of the 
current in such a fashion as to reconstitute the picture. This 
is done by means of a Blondel oscillograph. 


OUR PERSONAL COLUMN. 


The Bditors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Mr. H. B. Carre, A. M. I. E. E., on resigning the position 
of chief assistant engineer to Messrs. Boots Pure Drug Co., 
Ltd., to take up that of engineer to Messrs. British Glues 
and Chemicale, Ltd., Kingsway, was presented with travel- 
ling requisites by Mr. C. H. Jessop, A. M. I. E. E., chief en- 
Tied on behalf of the membera of the department and 

ends. 


The Commonwealth Engineer states that Mr. Н. W. Орр, 
vice-president of the St. Louis Railway Co. (U.S.A.), who 
has been appointed chairman of the Victorian Railway Com- 
missioners, is about to take up his duties. Не was educated 
in Melbourne, and later served his apprenticeship as an en- 
gineer with the Otis Engineering Co. From Melbourne, he 
went to Queensland as an electrical engineer in the Brisbane 
Tramway Co. He relinquished this position to acquire addi- 
tional technical training in the United States, and for several 
years he was with the General Electric Co. of U.S.A. Later 
he took up а position with the Atlantic, Camden, and New 
Jersey Railroad Co., and afterwards was employed as an 
electrical engineer by the Southern Pacific Railroad Co. 

Mr. E. G. Foster, electrical engineer and tramways man- 
ager to the Invercargill Borough Council, N.Z., has resigned 
his position to join the firm of Carrick, Wedderspoon & Co., 
electrical merchants, Christchurch. The Council has promoted 
Mr. A. C. Carman to the position of borough electrical en- 
gineer, and Mr. B. J. Glancefield to the position of tramways 
trafic manager.—Commonwealth Engineer. 

Sir LoMER Gouin has been elected a director of the Shaw- 
inigan Water & Power Co., Quebec, and it is understogd he 
is to be one of the first directors of the British Empire Steel 
Corporation.—17'imes. 

Mr. T. G. Wilson, late electrical engineer to the Hamilton 
(N.Z.) Borough Council, has been appointed by the Timaru 
Borough Council from among 32 applicants, electrical en- 
gineer for that town. 

According to an Auckland newspaper report, Mr. A. W. 
Ropaer, chairman of the Invercargill Electric Power Board, 
has been presented with an address and a draft for £2,00U 
in recognition of his services to the province as chairman 
of the Southland League and Electrification Committee, which 
carried out the preliminary work in connection with the 
provincial electrical scheme. | 

The King has awarded the silver medal for gallantry in 
saving life ut sca to Mr. G. Н. FLavEL, chief officer of the 
Post Oflice cable ship Alert. The Times states that in Feb- 
ruary last, while the Alert. was engaged in operations for the 
repair of the Abbots Cliff-Grisnez No. 2 cable, à mine was 
brought up to the bows of the vessel entangled in the cable. 
Mr. Flavel took on himself the work of releasing the mine. 
He was accordingly lowered in а boatswain's chair over the 
bows, and released it by cutting the wires with which it 
had been entangled. „Ву his prompt and courageous action 
he probably averted a serious disaster, involving considerable 
loss of life. 

On his marriage, Mr. Т. A. KiNGHaM, borough electrical 
engineer at Kingston-on-Thames, has been presented by the 
staff with a drawing-room clock. 

St. Helens T.C. is recommended to increase the salary of 
the electrical engineer to E800 a year, and that of the tram- 
ways manager to £650. 

Мг. Н. W. Watt, meter inspector in the Birkenhead Cor- 
poration electricity department, having resigned, Mr. R. 
Shallcross, formerly employed in the same department, but 
who has been away some years on war service, has been 
appointed his successor. 

Mr. В. R. Barcuay, A. C. I. S., has resigned his position 
with the Buenos Aires Great Southern Railway Co., Ltd., 
upon his appointment as secretary to Automatic & Electric 
Furnaces, Ltd. 

Mr. WILLIAM LEMMON, departmental manager for Messrs. 
Reyrolle & Co., electrical engineers, of Hebburn-on-Tyne, is 
shortly to leave the district for Australia, where he will be 
the firm’s representative. Mr. Lemmon has been with the 
firm 19 years. He is going at first to supervise the erection 
of an installation of switchgear at Melbourne, and, later, he 
will proceed to Sydney for a similar purpose. At a gathering 
at the County Hotel, Hebburn, at which Mr. W. Harriman 
presided, Mr. A. E. Nichol presented a silver tea service to 
Mr. and Mrs. Lemmon on behalf of the staff and workers. 


Obituary.— Mr. F. J. SATCHWELL.—The death has taken 
place, at Aylesbury, of Mr. F. J. Satchwell, who was formerly 
engaged with Sir Joseph Wilson Swan, Clarke, Chapman 
and Parsons, Gateshead-on-Tyne, and Sir Hiram Maxim. 

Sır J. NORMAN Lockyer.—We regret to record the death 
of Sir John Norman Lockyer, F.R.S., the famous astronomer, 
which occurred in his 85th year, at Sidmouth, on Monday 
afternoon. Our esteemed contemporary Nature was founded 
bv him in 1869, and in the same year he was elected F.R.S. 
Ile was president of the British Association in 1903-4, and 
of the British Science Guild in 1912. 

Mr. P. E. Hart.—We regret to note from the Times 
'" Deaths ° column that Mr, Philip Ewing Hart, M.C., chief 
electrical engineer to the Burma Mines, Ltd., passed away 
at Namtu, North Shan States, Burma, on August 10th, at 
the age of 49 years. 
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NBW COMPANIES REGISTERED. 


Electro-Ferrous Engineering Co., Ltd. (169,546).—Private 
company. Registered August l0th. Capital, 210,000 in £1 shares. To carry 
on the business of iron, steel, and non-ferrous metal smelters, refiners, and 
founders, mechanical, chemical, electrical, and marine engineers, manufac- 
turrs of agricultural implements, tube makers, motor engine or vehicle manu- 
facturers, &c., and to adopt an agreement with B. H. Thomas and D. S. 
Kennedy. The first directors are: D. S. Kennedy, Bar Close Barn, Kenle 
Road, Caversham; B. H. Thomas, Uplands, Huslemere; E. A. Rose, 16, 
Pembridge Place, W.; H. Niblett, Gorse Cottage, Hook Common, Hants. ; 
D. J. Smith, 40, Woodberry Grove, Finsbury Park, N. Solicitor: H. F. 
Galpin, junr., 4, George Street, Oxford. 


Percy Dove, Ltd. (169,554).—Private company. Regis- 
tered August 10th. Capital, £600 in £1 shares. To take over the business 
of an electrical and mechanical enginecr carried on by P. Dove, at 15, 
Greenhill Street, Stratford-on-Avon. The first directors are: P. Dove, 21, 
West Street, Stratford-on-Avon; A. Kendrick, 7, Albany Road, Stratford-on- 
Avon; A. Mole, Loxley, Warwick. Registered office: 15, Greenhill Street, 
Stratford-on-Avon. 


Thor Electric Safety Lamp Co., Ltd. (169,558).—Private 
company. Registered August 10th. Capital, £25,000 in £1 shares. To adopt 
an agreement with Haslam & Stretton, Ltd., to develop the business referred 
to therein; inciuding the trade mark '' Thor Electric Safety Lamp,“ to carry 
on the business of manufacturers, importers, and exporters of and dealers in 
electric, oil, or other lamps, &c. The subscribers (cach with one share) are: 
E. Mellor, White House, Kings Norton, solicitor; G. H. Nash, 913, Stratford 
Road. Birmingham, clerk. The first directors are to be appointed by the 
subscribers. Solicitor: S. Hosgood, 10, Newhall Street, Birmingham. 


Ferrous Light Castings, Ltd. (169,600).—Private com- 
pany. Registered August 12th. Capital, £40,000 in £1 shares (30,000 “А " 
and 10,000 B.“) To carry on the business of manufacturers of fine castings 
lor the electrical trade, founders, moulders, manufacturers of iron and steel 
castings and castings of ferrous and non-ferrous alloys, importers and ex- 
porters of raw, partly manufactured and partly finished castings, &c., in the 
United Kingdom, British Dominions and foreign countries. The first 
directors are: P. S. Brook, 13, Curzon Park, Chester; J. A. Hirst, Dona- 
cloney, Deganwy, North Wales (both directors of Brook, Hirst & Co., Ltd.): 
E. N. Humphreys, Caerycael, Hoole Road, Chester (director, East Halkyn 
Mining Co., Ltd.); J. E. Grace, Glenside, Thelwell. New Road, Grappenhall, 
Warrington. Registered office: The Foundry, Stafford Road, Wilderspool, 
Warrington. 


OFFICIAL RETURNS OP ELECTRICAL 
COMPANIES. 


Sevenoaks & District Electricity Co., Ltd.—Particulars 
of £20.000 debentures authorised June 15th, 1920, whole amount issucd, 
charged оп the company’s undertaking and property, present and future, 
including uncalled capital. No trustees. 


Splitdorf Electrical Co. of London, Ltd.—Satisfaction in 
full on July 31st, 1920, of debentures dated October 9th, 1919, securing £5,000. 


Steel Wing Co., Ltd. (formerly Krieger Electric Carriage 
Syndicate, Ltd.).—Mortgage dated July 29th, 1920, to secure all moneys due 
or to become due from company to National Bank, Ltd., charged on certain 
moneys and company’s undertaking and other assets, including uncalled 
capital. 

Harry W. Cox & Co., Ltd. (in liquidation) .—Satisfaction 
in full on July Ist, 1920, of debentures dated December 10th, 1912, June 28th, 
1916, and January 22nd and March 27th, 1919, securing in all £6,950. 


Pontelec Welding Patents, Ltd.—H. S. Brown, of 8, 
Newhall Street, Birmingham, as receiver and manager by Order of Court, 
dated July 15th, 1990. 


Bridgwater & District Electric Supply & Traction Co., 
Ltd. (75,429).—Capital, £20,000 in 15,000 ordinary and 
5.000 preference shares of £1 each. Return dated July 10th, 1920. 12,899 
ordinary and e taken up. £6,674 paid on 4,017 ordinary and 


2.657 preſerence. 882 considered as paid on the remainder. Mortgages 
and charges £12,850. 


Bournemouth & Poole Electricity Supply Co., Ltd. 
eo ыры. £500,000 in 25,000 ordinary, 7,500 per cent. preference, 
and 17,500 6 per cent. second preference shares of £10 each. Return dated 
March 25th, 1920. 15,000 ordinary, 7,500 preference, апа second 
preference taken up. £400,000 paid. Mortgages and charges £187,500. 


CITY NOTES. 


For the half-year ended June, 1920, the 
шр of receipts over expenses was 
£2,667, plus £2,237 brought forward. After 
meeting interest charges, the available 
balance is £3,459, and after adding £3,000 
transferred from special reserve, 5 per cent. per annum, less 
Income tax, is paid on both the preference and the ordinary 
shares, £1,500 is put to reserve for renewals, &c., and £1,011 is 
carried forward. The traffic receipts increased by £4,528, but 
the running costs exceeded that amount. Under the Bill 
which had received the Royal Assent, the company was em- 

wered to charge fares which would enable it to meet the 
arge increase in operating costs. 

At the half-vearly meeting on August 10th, Dr. J. T. Merz 
said that while there was an increase of £4,500 in the traffic, 
the expenses had increased by over £8,000, and to meet this 
they had to draw upon the permanent reserve to the extent 
of £3,000, as against £1,500 last year. ‘The reserve fund 
stood at £40,900 odd, though they must understand that that 
amount was not really available, Tbey had only available 
£29,000, for they had used up a very large amount of reserve 
for capita] purposes, and it was the object on the present 
occasion to take the necessary steps to bring up the capital 
investment reserve fund to the higher figure. This they could 


Tyneside 
Tramways and 
Tramroads Co. 


tunate in this respect. 


do by issuing the amount of loan capital they were entitled 
to offer. They must have that money where it could be got 
at if the necessity arose, either in investments which could 
be realised, or in loans that could be drawn at & short notice. 
In addition they had spent on capital account for car-sheds 
and three new cars £8,302. As to the 1ssue of new bonds they 
could make in the near future, it was only for a small sum— 
£12,500—which was hardly enough for their purpose. The 
bonds would bear interest at the rate of 54 pe cent., free 
of income taax. Аз for their Bill, by it they had really 
obtained what they wanted. The three points they asked for 
were : first, the right to increase their fares, which were being 
advanced, roughly, from 14. to l4d.; secondly, they had the 
right to issue loan capital bonds in proportion to the share 
capital subscribed; and, thirdly, the right to run motor 
omnibuses. 

In his address at the annual meeting, 


Vera Cruz on August llth, Mr. V. W. Yorke said that 
Electric Light, during 1919 the revenüe from both sec- 
Power and tions of the company's business showed an 
Traction improvement. In the light and power 
Co., Ltd. section the gross revenue showed an in- 


crease of approxinately 10 per cent., and 
in the tramway section over 4 per cent., and while operatin 
expenses as a whole remained very much the same as in 191 
the combined net revenue showed an increase for the year 
of approximately 17 per cent. Exchange account again showed 
a profit. Excess profits duty had this year been increused 
and а new burden in the form of a corporation tax had been 
imposed. So far the company had incurred no liability for 
excess profits duty, for the reason that it had several lean 
years during the Mexican Revolution, and spread over the 
whole period of the tax the assessable profits had been offset 
by the lean years when the profits were considerably less 
than the pre-war standard. Although conditions in Mexico 
could not be considered settled, they had every reason to 
believe that the part of that country which they served was 
again occupied in its normal pursuits. The history of the 
past few years had proved that in times of revolution public 
utility companies were allowed to carry on their business 
with little or no molestation, and their properties were on 
the whole respected. This company, largely because of the 
skill and tact of the management, had been particularly for- 
In recognition of the valuable services 
rendered by Mr. Worswick, who had been general manager 
of the company since its formation, it was the intention 
of the board to elect him managing director. The extension 
of the tramways to Balneario, a sea-bathing resort, had 
proved a valuable asset to the company, and the board had 
recently authorised the purchase of additional shares in the 
company which owned this establishment. This would give 
the company a controlling interest and would enable the 
Balneario Co. to complete work already in hand, and to erect 
a dancing pavilion for the working-class population. This 
additional attraction should materially add to the revenue 
derived from this section of the tramways. The company 
continued to receive its power from the Tuxpango plant of 
the Puebla Tramway, Light & Fower Co., and during the 
year under review practically a continuous service was pro- 
vided by that company. During the few interruptions which 
were of short duration, their own plant had carried the load, 
but as this plant, which consisted of six Diesel engines, was 


. now very old, the board was considering the advisability of 


installing a new steam turbo unit of some 2,500 H.P. as a 
stand-by in case of need. In that event, the existing plant 
would be disposed of at the best price obtainable. For the 
first five months of the current year the net earnings in 
Mexico were somewhat lower than in 1919, owing to increased 
labour charges, and the fact that there had recently been 
an outbreak of plague in Vera Cruz. Places of amusement 
were again open to the public. The prosperity of this com- 
pany, as well as that of amy other company whose earnings 
were collectible in Mexican currency, must necessarily de- 
pend on the exchange value of such currency. This was a 
danger they always had to face, but so long as gold and silver 
continued to be the basis of the currency in Mexico, they 
had every reason to believe that the earnings would continue 
to improve. and he hoped that it might be possible to main- 
tain the dividend at the present rate. 


A Dutch Company.—The report for 1919-20 of the Hen- 
gelosche Electrischeen Mechanische Apparaten Fabrik, of 
Hengelo, records net profits of 782,000 florins, a8 compared 
with 434,000 florins in the previous year, and a dividend at the 
rate of 10 per cent. has been declared, as against 8 per cent. 
in 1918-19. The directors state that all departments are now 
amply provided with orders, and those received in the first 
half of 1990 are four times greater than in the corresponding 
period of 1919. In addition the company has opened up 
markets outside Holland. 


France.—Despite the difficulties of the period the 
Société d'Eclairage, Chauffage et Force Motrice made a gross 
profit of 9, 462.676 fr. in 1919, compared with 9,255,318 .fr. in 
the previous 12 months. Net profits amounted to 4,915,555 fr., 
ав against 5,505,557 fr. The dividend is maintained at 4 per 
cent., or 10 fr. per share.—euter'a Trade Service (Paris). 


Clyde Med) Electrical Power Co.—Interim dividend of 
24 per cent., less tax, on ordinary for half year. 
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Stock Exchange Notices.—Application has been made to 
the Committee to allow the following to be officially quoted: 

Pinchin, Johnson & Co., Ltd.—247,992 ordinary shares of £1 
each, Nos. 1 to 247,992, and 500,000 64 per cent. cumulative 
preference shares of #1 each, Nos. 1 to 500,000. 

Dealings in the following have been specially allowed by the 
Committee under temporary regulation 4 (3) :— 


Bournemouth & Poole Electricity Supply Co.—£150,000 71 


r cent. seven-year notes (registered), Nos. Al to A90 (£5), 

1 to B40 (£10), Cl to C40 (£25), DI to D100 (£50), El to 
E700 (£100), Fl to F147 (£500). 

Do Committee has ordered the following to be officially 
quoted :— 

General Electric Co., Ltd.—1,600,000 73 per cent. “В” 
cumulative preference shares of £l each, fully paid (Nos. 1 
to 1,600,000). 

Newcastle-upon-Tyne Electric Supply Co., Ltd.—5,215 5 per 
cent. preference (non-cumulative) shares of £1 each, fully 
paid (Nos. 1,354,287 to 1,359,501); 1,500,000 7 per cent. cumu- 
lative preference shares of £1 each, fuily paid (Nos. 1 to 
1,500,000) 


Spain.—The net profit realised by the Electra Industrial 
Espanola during the past financial vear amounted to 507,555 
pesetas, gross earnings being 813,752 pesetas and working 
expenses 306,197 pesetas. The dividend is 10 per cent., or 
50 pesetas рег share.—Heuter'8 Trade Service (Madrid). 


South Metropolitan Electric Light & Power Co., Ltd.— 
Dividends on the 7 per cent. cumulative first preference shares 
and the 6 per cent. cumulative second preference for the June 
half-year. 


Aberdeen Suburban Tramways Co., Ltd.—Profit for the 
vear ended July £1,262, plus £5,719 brought forward. £1,000 
to renewal and depreciation; 7 per cent. dividend; carried 
forward £2,432. 

British Columbia Electric Railway Co., Ltd.—Dividends 
of 34 per cent. on preferred and deferred ordinary stocks, 
free of tax. 

Waste Heat and Gas Electrical Generating Stations, Ltd. 
Interim dividend of 24 per cent., less income tax, for the 
half-year ended July 815%, 1920. 


— 


STOCKS AND SHARES. 


TUESDAY EVENING. 


FOREIGN politics, money and August are the three pre- 
dominant factors in Stock Exchange markets. It is no bad 
thing, in one way, that the Russo-Polish entanglements should 
have arrived—if they had to come—during the slackest season 
of the year, when Stock Exchange business would have been 
idle in any event. And it is singular to notice how little the 
markets are influenced by the near approach of dearer- money. 
Recognised as a handicap, an 8 per cent. Bank Rate is con- 
templated without nervousness, and the prospect which 
would have aroused undisyuised anxiety а year ago 1s now 
faced with equanimity. 

The declines in manufacturing shares, General Electrics, 
Edisons, Electric Constructions, British Aluminiuins, Siemens, 
Callenders, and the like, are largely the reflex of monetary 
conditions. Banks decline the facilities obtainable in the past, 
and, accordingly, money for extensions, &c., has to be ob- 
tained from the public. Issues of ordinary shares are none 
too popular, owing to the possible influence of E.P.D. and 
other taxes. 'The investor asks for something more certain 
and secure, in days when Stock Exchange speculation is dor- 
mant. Therefore, such rates as 74 and 8 per cent. are offered, 
by good concerns, on preference shares, and this automatically 
raises the yield per cent. which the buyer of ordinary shares 
expects to get. It is not only from mining issues that the 
speculative investor demands 10 per cent. on his money. In- 
dustrials, too, must return that rate in these days, and so it 
happens that in hsts such as ours, the level of prices has a 
tendency to droop towards the basis of double-figure yields. 

It may be reasonably argued that the ever-rising costs of 
living and the diminishing spending value of money must 
have the logical effeet of increasing the value of such assets 
as power-stations, machinery, plant, &e. The intrinsic 
security of shares, backed by assets like these, should there- 
fore be growing all the time that costs advance. There are, 
however, obvious flaws in this contention, and the investor 
asks whether to-dax's values, upon the security of which he is 
invited to lav out his money, may not prove temporary and 
artificial. Whether, in short, his old.fashioned ideas of 
securitv are not in some danger of being lost altogether as one 
result of the war. | 

Turning to the practical side of the business, prices are not 
much changed in the various electricity sections. Several of 
the new issues in the cable group are a little lower, although 
the senior stocks hold their ground. New Western Telegraphs 


are 53, Eastern Extensions 5$, and Globes the same price— 
all these being £2 paid. Eastern Telegraph new shares are 
quoted about 12s., and the fully paid at 18. Marconis are 
5s. higher at 3. The muddle over starting a market in Radio 
Corporations is not yet disentangled. It is quite possible that 
there may be further delay ranging from four to eight weeks 
before dealings begin in this country. In New York, the 
prices work out to about 22s. 6d. for deferred, preferred and 
assets certificates combined. 

Electricity Supply shares are being quoted ex their interim 
dividends, and the effect is to make the vields look more hand- 
some than ever. Coal and labour uncertainties are declared 
in the Stock Exchange market to be the two main reasons 
that keep investors away from this departinent. One or two 
of the leading London companies are said to be thinking of 
new issues, but the conditions of the money market are not 
encouraging. Е 

Home Railway stocks display rather more resistance to their 
long depression; the electrical issues have not moved at pre- 
sent, although the steam descriptions are distinctly better. 
Other traction varieties keep tolerably hard, and the dis- 
position in терага to Mexico is more cheerful. The British 
Columbia Electric Railway deferred and preferred stocks are 
now ex the dividends of 34 per cent., free of tax. 

In the rubber share market, there is next to nothing going 
on. Iron, steel and kindred descriptions are inclined to give 
way. The armament market is irregular, with changes 
narrow and Vickers the firmest spot. ‘The Notes recently 
offered bv Vickers are good at 13 premium. and Armstrong 
second debenture is dullish at 24 discount. The new Calcutta 
debenture is being quietly absorbed at about 14 discount. 


SHARE LIST OF ELECTRIOAL OOMPANIES, 


Home ELROTR40)TY COMPANIES, 


Dividend Prioe 
— — Aug. 17, Yield 
1918, 1919, 1920. Rise or fall.  p.o. 


Brompton Ordinem ee oe 8 13 — £) 8 9 
Oharing Cross Ordinary .. .. 4 7 ixd — 10 16 6 
do. do. do  4Pret.. 44 Ө 2. xd — 888 
Chelsea.. ee ee eo ee 3 4 -— 8 0 0 
City of London EN И T 8 10 1 — 8 17 10 
йо, do. 6 per cent. Pref... 6 6 17/6 — 6 17 9 
County of London T os 7 В В — 10 0 0 
do do. 6 percent. Pref, 6 6 83 — * 565 
Kensington Ordinary "e „ 6 7 113 — 908 
London Electric .. sa . Ni 23 1 = 6 00 
do. do. s per oent. Pret... 6 6 8 - 10 0 O 
Metropolitan.. s. s. oœ 56 6 axa - 10 8 8 
do. а per oeni Pref, .. 44 43 gig — 800 
Bt. James' an Mall. 10 12 i - 9 1 2 
South London э Ze „% Б 6 9 — 919 0 
South Metropolitan Fref. .. ee 7 7 10/9 — 7 0 0 
Westminster Ordinary  .. es 8 10 Б — 10 0 0 
TELEGRAPHS AND TELEPHORES. Я 
А o-Am, Tel. Pref. ee ee 6 6 79 == "11 0 
ч do. Det. . „ 88/6 14 int — 8 11 5 
Ohlle Telephone ee ee ee 8 6 == *5 0 0 
Cuba Bub. Ord. ee ee ee 7 Bà mE *8 4 8 
Bastern Extension .. oe ee 8 10 14} — *6 15 7 
Eastern Tel. Ord. .. T T 8 10 150 — *$ 18 4 
Globe Tel. and T, Ord. .. c. 8 10 15 — *$ 18 4 
do. do. Pret, ee ee 6 6 = 3 1 9 
Great Northern Tel, T 96 2 22 $1 — 10 4 8 
Indo-Huropean ee ee ee 18 10 — 8 8 8 
Marconi T T oe oe 25 265 8 +} 8 6 8 
Ortental Telephone Ord. .. ee 10 12 2 — *4 16 0 
United R. Plate Tel. $4 id 8 8 6 — *b 18 6 
West India and Panama .. . 13 Nil tà — Nil 
Western Telegraph.. T T 8 10 15 — 18 
Home RAILS, 
Central London Ord. Assented .. 4 4 444 — 8 19 9 
Metropolitan .. và е6 же 1 d 19,ха — 6 8 2 
do. District id „ Nil Nil 15 — Nu 
Underground Eleotrio Ordinary. Nil Nil 13 — Nil 
do. do. sa A * ee Nil Nil 5 6 — Nil 
do. do, Income .. b 4 574 — — 
Foreign Trams, 40. 
Anglo-Arg. Trams, First Pref. .. Nil 54 8} — 8 9 2 
do. do. and Pref, .. Nil Nil Bi — Nil 
do. do. b Deb. ee 6 5 584 red 8 11 0 
Brazil Tractions  .. oe .. Nil Nil 451 — 4 Nil 
Bombay Electrio Pref.  .. aie 6 6 123 -1 410 0 
British Columbia Elec. Rly. Pfce. 5 6 i — 9 8 6 
do. do.  Preferrred a 5 49: xd — 7 1 0 
do. do. Deferred N1 B юха — 6 19 0 
. do. Deb. T 4 55 — 914 1 
Mexico Trams6 percent. Bonds. N Nil 89 — Nil 
do. 6 per cent. Bonds. Nil Nil 81 — Nil 
Mexican Light Common .. .. Nil Nil 14 — Nil 
do. Pref. se ee Nil Nil 254 — WI 
MANUFACTURING COMPANIES. 
Babcock & Wilcox .. - А 15 15 94 - *8 0 0 
British Aluminium Ord. .. „ 10 10 1 == 10 0 0 
British Insulated Ord. .. . 124 15 132 == в Б 6 
Oallenders ee ee ee 25 15 12 — Ys 11 8 6 
97 63 Pref, ee ee ee 64 64 18/- — 7 4 5 
Castner. Kellner pë өе 99 17 8 — 618 4 
Crompton Ord. ee ee ee 10 10 19 6 — 10 6 2 
Edison-Swan, '' A Ks ee 10 10 1i — 8 17 10 
do. do. 5 per cent. Deb, .. Б Б 784 — 6 6 9 
Rlectric Construction an ee 10 10 12 — 10 18 4 
Gen. Eleo, Pref,  .. oe - 6à 64 18/6 — 906 
do. Ord. ee ee ee 10 10 1 "m —1/9 97 2 10 
Henley . 0 ee ee ee ee 25 15 ] =. 8 0 0 
do. 43 Pret.. oe ee oe 44 M 8j == 618 6 
India-Rubber. . ee ee ee 10 10 25/8 T *3 16 4 
Met.-Vickers Pret, ee ee ee — 8 23 — q 6 9 
Biemens Ord... T ee ee 10 10 251- — воо 
— *617 0 


Telegraph Con, ee ee ee 20 20 804 
` * Dividends paid free of Incoine Tar, 
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.LIGHT—ITS USE AND ABUSE. - 


21 


Ix - the days when there was a less general appreciation 
than exists to-day of the fundamentals of good pub- 
licity, there was apparent a marked tendency to buy 
space by the square inch, as it were, and without a 
proper understanding of the principles underlying the 
effective use of the space which had been bought. The 
next stage in the development of publicity seems to 
have consisted in а reulisation of the fact that amongst 
the primary requirements of an advertisement was the 
power to attract attention. Success, however, demanded 
a somewhat closer study of the psychological truths in- 
volved in advertising than was betokened by a mere 
appreciation of the value of size and power of attrac- 
tion. Even to-day, we are all well acquainted with the 
advertisement which is of ample size and which often, 
by the use of crude and ugly devices, compels our 
attention, yet fails utterly to awaken in us either 
a desire for the advertiser's goods or the intention to 
gratify it. The science of publicity has, of course, 
travelled many leagues since advertisements of this 
character were the rule, with the result that the high- 
class publicity of to-day not only attracts our atten- 
tion without the use of any ‘‘stunts,’’ but succeeds 
in holding our interest while we are being impressed 
with the desirability of the article advertised. 

Such а digression from the subject of this article 
would be unwarranted were it not that the development 
of illuminating engineering has followed so similar а 
path, and that lighting, moreover, so often serves as 
a publicity medium in addition to its main purpose. 
The principles of good lighting have, of course, been 
reduced to almost exact dimensions, and the knowledge 
which we have at our disposal is such as to enable us 
to make the most effective use of those sources of light 
which are at present known to us. Coincident, how- 
ever, with such an exact knowledge of the subject as 
exists in illuminating engineering circles, we have in 
our houses, streets and shops, some of the most ghastly 
examples of bad and even vicious lighting, of which it 
is possible to conceive. 

One explanation of this is no doubt. 31 be found in 
the comparative closeness with which new sources of 
light have followed one upon the heels of the other, 
each necessitating some modification in the practice, if 
not in the principles, of illumination. Unfortunately, 
there has been a noticeable ‘‘ lag between the adoption 
of each new light source by the public and an appre- 
ciation of the new methods of lighting which it has 
entailed. 
itself to-day as a failure to suitably screen light sources 
of high intrinsic brilliancy. On the other hand, some 
of the most glaring examples of poor lighting, in shop 
windows and the like, are doubtless due to a desire to 
crowd the maximum amount of light.into the available 
space, quite regardless of the real lighting requirements 
of the situation. One of the worst exhibitions of this 
form of over-illumination was to be seen in pre-war days 
outside the shops of one of the big tobacconists of the 
Metropolis, some three big arc lamps being crowded 
along a frontage of about 12 ft. These lights did not 
serve to illuminate the goods in the window im the 
slightest, and much the same result might have been 

obtained by means'of a steam whistle or a continuously- 
operating Klaxon horn. 

Fortunately the public has a legal remedy i in the case 
of objectionable and distressing noises, but with the 
removal of wartime restrictions, misguided lighting 
enthusiasts show signs of renewing their activities with- 
out let or hindrance, and with greatly increased oppor- 
tunities by reason of the half-watt lamp. In the days 
of gas lighting (it is almost safe to speak of those times 
im the past tense) there was comparatively little oppor- 
tunity for the concentration of high-power light sources. 
With the coming of the arc lamp the scramble for ex- 
cessive illumination commenced, and to-day the half- 


of the building. 


In part, therefore, bad lighting evidences . 


watt lamp not only enables over-illumination to .be 
indulged in at a moderate cost, but also presents the 
problem of an illuminant of high intrinsic brilliancy 
which is widely used without any form of shade or 
screen. This, of course, is not intended as an adverse 
criticism of the half-watt lamp, which, on the contrary, 
is proving an inestimable boon to the community. 
Like all good things, however, it is capable of abuse, 
and it is being badly abused to-day. Walk down any 
shopping thoroughfare, except perhaps in the most 
fashionable quarters, and note not only the number of 
exposed half-watt lamps, but also the frequent examples 
of excessive illumination, presumably with a view. to 
attracting attention. 

The disadvantage of such forms of lighting even to 
the user should be sufficiently obvious. In the case of 
shop lighting, a glance at a few shops from the top of 
a tramcar or omnibus is a sufficient proof of the fallacy 
of indulging in over-illumination as an advertisement. 
Where the principles of good lighting are followed out 
the display is thoroughly iluminated without having 
any lamps in the direct line of vision or any un- 
necessary waste of light upon the pavement outside, 
and it will be noticed that it is the window which is 
lighted in this manner which, even from а distance, 
stands out from the rest. The cynic will suggest that 
it is by reason of its rarity, but actually it is on account 
of the contrast. which it offers to the comparative dark- 
ness of the street, in much the same way as the stage 
of a theatre shows up against the darkness of the rest 
Where unscreened lights inside the 
window, or excessive external lighting are indulged 
in, however, the result is merely a ''light-screen ’’ be- 
tween the observers and the displayed goods, which 
latter, from a short distance, are very effectively 
obscured. 

The wider and more important effects of bad lighting 
upon the eyesight are, unfortunately, insufficiently 
realised, and it is rapidly becoming necessary that 
steps shall be taken to guard against the extended use 
of injurious methods of illumination. In the case of 
objectionable sounds, there is, as has been previously 
indicated, a legal remedy, and the use of freak noises 
by motor vehicles has long been forbidden, although 
in neither of these cases is there any permanent damage 
to the auditory nerves. The results of continued bad 
lighting, however, very soon evidence themselves as 
permanently impaired vision. In certain cases, too, 
such, for instance, as the dazzling effects of high-power 
motor headlights, there is immediate danger from the 
temporary blindness which results to pedestrians and 
the drivers of other vehicles. Were it possible, however, 
to institute legal proceedings in individual instances, 
it is open to doubt whether the desired result would be 
obtained. The only method of ensuring a permanent 
alteration would appear to be by the education of the 
public to the point where it will appreciate the virtues 
of god lighting and shun the results of bad. 

The question how this process of education is to be 
carried out, is bound ere long to become a problem ef 
some importance. Much, of course, might be done by 
means of а Press campaign, but the question arises, who 
will be willing to finance such a movement? With the 
rapid extinction of gas lighting, the matter becomes 
primarily the concern of the electrical industry, but the 
electrical bodies which might interest themselves in the 
subject are already using part of their financial 
resources to counter the work of the British Com- 
mercial Gas Association. As far as manufacturers are 
concerned, those firms which have specialised in lighting 
and have spent an immense amount of time in the 
development of efficient methods, do not, unfortunately, 
come into direct touch with the users. 

There remains the electrical contractor who is in 
daily contact with consumers, and one is driven to the 
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conclusion that he is the only person who is in a posi- 


tion to exercise a decisive influence in the direction of. 


improved illumination. That a steady and systematic 
campaign by contractors in favour of better lighting 
would eventually achieve the desired -object can hardly 
be doubted. That it would result іп -a consider- 
able accession of. business to the contractor. is not 
less certain, while the user would himself be benefitted 
by an improved illumination, probably at a lower cost. 
That contractors are not, as a body, lighting specialists 
is perhaps true, but since a closer study of the subject 
would be of such inestimable benefit to everyone con- 
cerned, and not least to themselves, it seems reasonable 
to suggest that they should include a specialised know- 
ledge of illuminating engineering amongst their quali- 
fications. That they will eventually need to do so is 
hardly in question, and since the need for better light- 
ing 1s so clamant an early movement in the direction 
indicated would appear desirable. 


^ 


EXTRA LONG-DISTANCE TRANSMISSION OF 
ELECTRICAL. ENERGY. 


PRIN2IPLES AND APPLICATIONS OF THE QUARTER-WAVE 
AND HALF-WAVE SYSTEMS. 


(Continued from page 220). 


Intermediate Tappings Impracticable.—All of these considerations 
are reassuring regarding security of operation of а quarter-wave 
system, but there is one serious limitation which is inherent to the 
system, viz., that the pressure along the lines varies with the load 
at the end of the latter, hence it is impracticable to take energy 
from the line at intermediate points. The system is, therefore, 
restricted to the transmission of energy in bulk from one point to 
another. 

Effect of Harmonics.—When a condenser and a reactance coil 
are connected in series and supplied at frequency f = w/27, there 
is resonance when LC ш? = 1, Similarly, if the inductance and 
capacity are distributed, as in a transmission line, there is a 
frequency f giving resonance in a quarter-wave line. This 
frequency is F = 1/[4 1 4 (1, C,)]; / being the length of the line, 
and LI, C, the self-inductance and capacity per unit length. 
Unlike the case of separate capacities and inductances, this is not 
the only frequency producing resonance. 

The quarter-wave line, such that an impulse travels from one 
end to the other in the time representing one-quarter of a period 
of frequency f, may be likened to a closed sound tube. In the 
latter when an impulse is produced at one end, the whole mass of the 
enclosed air enters into vibration and produces a sound of frequency /. 
One end of the tube is at a loop or maximum of vibration, and the 
other at & node. Such & tube may, however, vibrate for all the 
odd harmonics 3/, b/, &c., with the formation of intermediate 
loops and nodes, In the same way,the quarter-wave line gives 
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FIG. 1. 


reciprocal transformation, from constant current to constant 
potential, and rice versa, for all odd harmonics, which аге, there- 
fore. transmitted under the same conditions as the fundamental. 
In fig. 1, the upper diagram illustrates a quarter-wave of the funda- 
mental, and the lower diagram illustrates the corresponding 
current (I) and pressure (U) waves for the third harmonic. 

If the even harmonics be now considered, it will be found that 
conditions are analogous to those in an open organ pipe, and this 
leads to the consideration of half-wave linea which are discussed 
later. It will be seen that very long lines, of the order of 1,870 
miles. for 50 cycles per second and 3,760 miles for 25 cycles, can 
be made to operate with only the pressure drop due to resistance. 


Effect of Frequency Variations.—The remarkable properties of 


_ quarter-wave transmission being dependent upon resonance they 


are naturally sacrificed if the frequency changes. Some variations 


—— in frequency of supply being inevitable in practice, it is necessary 


to consider how these will affect the transmi: sion. 
Apart from abnormal fluctuations, which may be expec.ed to 
diaturb the transmission in other respecta than as regards frequency 
alone, it is possible to keep the frequency constant within + 1 per 
cent., or within + 2 per cent. at the outside. | 

Keeping to the example chosen above, we have found that if the 
station current be increased automatically according to the law 
(265 amperes + 7 amperes per 18,000 Kw.) at 50 cycles, tue 
voltage between lines at the load is 173,0C0 volts constant within 
1 per cent. If now the frequency rises 4 per cent., ie, to 
52 cycles, we have the following variations in current input 
required to maintain constant voltage at the load or approximately 
these variations in delivered voltage if the current input be 
constant. (See Table IV.) 


TABLE IV.—VARIATION IN CURRENT. INPUT FOR 
CONSTANT DELIVERED VOLTAGE AT 52 CYCLES COMPARED 
WITH 50 CYCLES. 


Per cent. variation in current input 
for constant delivered voltage. 


Power factor. Full load. Half load. No- load. 
0... Vus ose 07 04 
09 .. iis yes 2'8 1'6 (Open circuit, 
08 ... TT "T 4'0 2˙4 0˙2. 
07 — © n 5˙1 2˙9 


For frequency variations of + 2 per cent, the percentage 
current variations are about half those shown in Table IV. and 
therefore, do not constitute & factor of practical importance. If 
desired, the above law of current-input variation with load might 
be modified to take frequency variations into account. 

Generators to be Adopted.—Alternators of the type now generally 
employed are not suitable for the supply of a quarter-wave line, an і 
the considerable variations in pressure involved by the quarte:- 
wave system necessitate the modification of the material used in 
constant-voltage stations. Alternators do not operate favourably 
at reduced voltage, particularly if the current is leading. Ore 
method of converting energy generated at constant potential into 
constant current would be by means of special transformers such as 
are used in A.C. Beries arc-lighting circuits. Itisdoubtful, however, 
whether constant-current transformers can be constructed for 
outputs of tens of thousands of kilowatts, and we are forocd 
reluctantly to contemplate the series operation of generatois. 
Existing synchronous alternators cannot be connected in series, at 
any rate, unless special precautions be taken. 

According to M. Bunet, the solution probably lies in the use of 
commutator-type alternators, and, for experimental purposes, one 
might commence with a machine similar to a D.C. dynamo, but 
arranged for A.C. excitation. Reversing the field of a D.c. generator 
reverses the E.M.F. of the armature, and with А.С. excitation an 
alternating E.M.F. of the same frequency is produced at the brushes. 
Generators would be required for each phase. The field current, 
maintained accurately at 50 cycles per second, would be controlled 
by apparatus designed to maintain the current output of the 
generators at the predetermined value. The speed of the generators 
would have no influence on the frequency. 

Such generators would present difficulties with regard to commu- 
tation, but. on the other hand, since they would necessarily be 
used in conjunction with transformers, their characteristics could 
be se'ected over а wide range to facilitate commutation. The 
sections of the windings short-circuited by the brushes would be 
the seat of E.M.F.'8 induced by the alternating flux. The short- 
circuit currents might be reduced by high-resistance connections, 
but the problem is, broadly, the same as that in A.C. serieg- motors 
for traction purposes, aud is one which has not been solved very 


satisfactorily, particularly for 50-cycle supply. 


Another possibility lies in the use of polyphase machines with 
rotating fields, the commutation difficulties being reduced by sup- 


pressing the E. M. F. 's induced statically in theshort-circuited sectione. 


In this connection, M. Bunet recalls a polyphase generator with com- 
mutator which he saw running some years ago in the works of the 


- Etablissements Postel Vinay. This machine operated satisfactorily, 


and had the characteristics of а series dynamo. It had а norma! 
stator апа a rotor analogous to that of a D.c. machine; the stator 
and rotor were connected to suitable inductances, and the machine 
was self-exciting. Its frequency varied somewhat with the load. 
but it would not be difficult to vary the speed automatically so as 
to maintain constant frequency. This machine was presented by 
Gratzmuller to the Société Internationale des Electriciens*, together 
with its characteristic curves апа а communication which said, 
inter alia, that " the generator appeared t5 be applicableto constant 
current distribution.” 

Though it cannot be said that there are yet available alternatora 
and other station equipment auitable for a quarter-wave trans- 
mission system, there is no reason to doubt that suitable material 
could quickly be developed by research based upon our present 
knowledge of electrotechnics. Such research work is justified by 
the fact that quarter-wave transmission undoubtedly offers the 
possibility of transmitting economically large quantities of elec- 
trical energy over distances far exceeding the limits of transmission 
hitherto accepted. The fact that the system is limited to through 
transmission" from one point to another is not a very serious 
objection, because such transmission over long distances will form 
the main arteries of country-wide transmission and interconnection 
schemes in the near future, The quarter-wave line can be con- 


* 


See Bull, dela Soc. Internat, des Electriciens, January, 1903, 
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nected in parallel with a local network fed on the ordinary present- 
day system and the half-wave system discussed in the concluding 
portion of this article offers the advantage that it can be tapped at 
or near the centre of its length if desired. In addition, the half- 
wave system requires no special type of alternator, and artificial 
half-wave lines should not be difficult to construct even for relatively 
short distances. 
(To be continued.) 


NATIONAL AGREEMENT ON ELECTRICAL 
WAGES IN THE CONTRACTING INDUSTRY. 


THE following is & copy of the Memorandum of Agreement 
between the National Federated Electrical Association and the 
Electrical Trades Union, to which we made а brief reference in our 
last issue :— 

1. This settlement to be a complete national settlement as and 
between all districts in England, Wales and Ireland. 

2. The new rates and grades shall come into effect on the first 
pay day following acceptance nationally by all districts, and signa- 
ture by those authorised to sign on behalf of the respective parties 
to this agreement, i.e., the N. F. E. A. and the E. T. U. 

3. No change in the existing rates in any district to take place 
pending a notification of acceptance or rejection being officially 
given by the E. T. U. and the N. F. E. A. Such notification not to be 
later than four weeks from July lst, 1920. 

4. In the event of acceptanoe, the rates of pay for the various 
districts shall be those set forth in the schedule, which shall be 
Standard rates. They shall not be altered except in accordance 
with this agreement, and shall not be subject to alteration under 
the rules provided for in district agreements. This clause does not 
prejudice the payment of more than the standard rate to any 
particular employé or employés selected on the ground of special 
ability or responsibility or long service. 

5. Where, under this agreement, the increase due in any district 
exceeds 3d. per hour, the inorease to come into effect on the date 
: mentioned in Clause 2 shall be 3d. per hour only, and the balance 
of such increase shall come into effect on the first pay day in 
December, 1920. 

6. Any alteration in grading may be agreed locally where due to 
inoorrect grading, but no application for alteration shall be made 
on the grounds of any national variation in the cost of living. 
Failing settlement, the matter shall be referred to the Joint 
Executives of the N.F.E.A. and the E.T.U., whose decision shall be 
final and binding. No such alteration of the grading set forth in 
the schedule shall, however, take effect before February, 1921. 

7. There shall be а review of wages in February and July of 
every year. Any application for increase or reduction must be in 
the hands of the secretaries of the N.F.E.A. or the E.T.U. not later 
than January 1st or June 1st, in any year, for consideration at the 
following joint meeting. Decisions arrived at on wages questions 
shall become operative as and from the dates agreed at such 
meetings. 

8. This agreement shall apply to all qualified journeymen being 
members of the E.T.U. who are employed by electrical contraotors 
in England, Wales and Ireland, except such employés who may be 
engaged for full time on manufacturing work under agreed engi- 
neering conditions. 

SCHEDULE. 

Grade A, 28. 6d. per hour.—London. This rate includes a 
travelling allowance. No further allowances to be paid except as 
provided by Rule 9 of the London Rules, dated February, 1920. 

Grade В, 28. 3d. per hour.—Mersey District, Southport, Man- 
chester, South Wales. Those towns and districts which have 
agreed to follow the Mersey and/or Manchester rates. "Tyneside, 
The Hartlepools, Sunderland, Stockton-on-Tees, Middlesbrough, 
Darlington, West Riding of Yorkshire, Sheffield, Hull. Those 
towns in Yorkshire which have agreed to follow the West York- 
shire or Sheffield rates. Bristol, Birmingham, Coventry, Wolver- 
hampton. Those towns which have agreed to follow the Bir- 
mingham rates. 

Grade C, 28. 1d. per hour.—The towns of Southampton, Ports- 
mouth, Plymouth, Devonport, Chatham, Bournemouth, Bath, Luton. 
Towns and districts not specified above which are in the counties of 
Northumberland, Durham, Yorkshire, Lancashire, Cheshire, Lincoln- 
shire, Norfolk, Suffolk, Essex (outside London area), Hertfordshire 
(outside London area), Nottinghamshire, Leicestershire, Derby- 
shire, Northamptonshire, Staffordshire, Sussex, Kent (outside 
London area), Surrey (outside London area), Middlesex (outside 

London area), Bedfordshire, Oxfordshire, Berkshire, Buckingham- 
shire. 

Grade D,18. 11d. per hour.—The remaining counties and towns in 
England and Wales. 

Nork.—The grading of Belfast to be left open for further 
consideration. 


Signed ав at this date, August 7th, 1920. 
On behalf of the National Federated Electrical Association:— | 


Р. COLLINSON, 
G. E. TAYLOR, 
On behalf of the Electrical Trades Union :— 
| J. ROWAN, 
J. KINNIBURGH. 


REVIEWS. 


Practical Electric Welding. By Н. Bevan Swirt, A.M.I.E.E. 
London: E. & F. N. Spon, Ltd. 1919. Pp. ix+102; 66 
figs. Price 7s. 6d. net. 


The title of this book describes it accurately. It is a small 
and handy practical guide to electric welding of the three 
kinds in general use, and can be thoroughly recommended 
for the instruction of welders and teachers of welders. It 
does not profess to enter into the scientific questions of 
metallurgy, chemistry, and electrical matters involved, but 
it does touch on some of these things where the welder will 
come in contact with them and require to know something 
about them. In this abstention the book corresponds to the 
state of the art, as well as confines itself to its subject as 
indicated in the title. The art of electric welding is dis- 
tinctly in the empirical etage in most respects, especially as 
regards arc welding. It has attained to its present stage 
by trial and error. There has been little research work on 
the subject of which any results have been published, and 
although there is & voluminous amount of inaterial to be 
found in print, very little light has been thrown on the 
general principles, physical and chemical, involved. 

The first chapter gives & short historical résumé of the 
art, which commenced with Elihu Thomson's discovery 
of resistance welding about 1877. ‘This very simple process 
has since made immense strides in variety of applications 
and magnitude of the work handled. Benardos carbon 
arc welding followed about 1555, and about 1895 Slavinoft 
introduced the bare metallic electrode; in 1905 Kjellborg 
applied a fluxing covering to the metallic electrode which 
revolutionised arc welding, and has made possible the sub- 
sequent wide development in its use and application. There 
has been а great deal of experimental work done in recent 
years on the composition of the electrodes themselves and 
their coverings, which has resulted in the production of 
covered electrodes suitable for welding different kinds of 
iron and steel. The results of this work are either guarded 
as trade secrets or covered by patents. Very good practical 
results have been obtained, but as is usually the case where 
competition is & powerful factor, the general principles guid- 
ing such work are not public property. 

Carbon arc welding 1з described by the author with a 
short preliminary description of the carbon lighting arc, 
which, however, differs considerably from the metal-carbon 
arc used for welding. The minimum voltage for a steady arc 
is considerably lower, due doubtless to the higher conduc- 
tivity of the metal vapour than of the carbon '' mist " in the 
carbon arc. Stress is laid on the importance of using graphite 
electrodes, and of making the work, i.e., the metal, the 
positive electrode, in order to avoid carbon being carried 
into the weld. The author remarks that the carbon arc is 
mostly used for comparatively rough work, euch as filling 
in large flaw holes in castings or building up defective por- 
tions, and for cutting metal, as in the demolition of bridges. 
This is true, yet the carbon,arc has been used for many 
years past in work of a higher grade which has to stand 
eevere tests, e.g., in the manufacture of steel barrels. It 
is rather curious that its use for such work has not been 
extended in other fields, but there can be little doubt that 
metallic arc welding is superior, and has out-distanced the 
older method. The carbon arc can be used for welding 
copper, even copper to iron, and is largely used for track 
bonding with much success. The fact is rather remarkable, 
especially as it has not been shown that similar welds can 
be made with metallic electrodes. 

Metallic arc welding is the method most fully described, 
and the instructions given, as might be expected from the 
author's practical knowledge, are very complete, and, on 
their practical side, accurate. In a statement of the proper- 
ties of ferrous metals and their amenability to welding. & 
summary is given of the relevant differences between the 
varieties of iron and steel, as derived from the processes of 
manufacture, resulting composition, and behaviour at high 
temperatures. In describing the ordinary smith’s weld, the 
main reason why this succeeds with wrought iron, &c., and 
not with other metals is missed. That reason is that the 
oxide scale which forms on the heated pieces is fusible, or 
at least plastic, below the melting point of the metal, and 
is, therefore, beaten or squeezed out by the smith’s hammer, 
so that clean hot surfaces in a plastic condition are brought 
into contact. In most other metals the oxides formed have 
higher fusing points than the metal, and are, therefore. not 
removed by the pressure; this is the onlv obstacle to welding 
them. as is proved by the success of resistance welding, where 
heat is anplied without oxidation of the surface. Arc welding 
is probably a misnomer: the union is effected by fusion of the 
surfaces, and it is reallv a process of ‘‘ autogenous” solder- 
ing. It is doubtful whether the success of metallic are 
welding has anv relation to the amenability to welding of 
wrought iron and some of the steels, since cast iron and 
steels which are not weldable in the forge are successfully 
handled bv the metallic electrode process. It is probable that 
success with the non-ferrous metals is only a question of 
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experiment and research, as is forcibly suggested by the 
success of welding copper and copper to iron with the carbon 


arc. 

Welding with the bare iron electrode is rather lightly dis- 
missed by the author. He is probably correct in thinking 
that the tlux-coated electrode gives superior results. It cer- 
tainly calls for a less skilled operator, and good work is 
done with it on various kinds of ferrous metals, which, 60 
far as is known, has not been paralleled with bare electrodes. 
But а large amount of good work has been done with the 
latter, especially in the United States, and there are large 
scale users here who consider that the advantages of flux- 
covered electrodes are not worth the extra cost. This may 
be true for welding on very low carbon material, where 
the weld metal forming the joint can be practically pure iron, 
and still approximate sufficiently to the physical and mechani- 
cal properties of the parts to be joined. But it seems clear 
that where it is desirable that the weld metal shall carry 
carbon and other elements to approximate to the properties 
of higher carbon steels and other special metals, a flux coat- 
ing 1s essential. It is in adjusting the coinposition of the 
electrode and the flux to attain this end that the art of the 
electrode maker is shown. The flux also has an important 
influence on the smooth flow of the fused metal, and relieves 
the operator of the difficulties arising from the iron oxide 
formed on both the electrode and the work in the absence 
of a flux. | ; 

The author shows а distinct preference for direct- 
current welding, though adinitting that good work can be 
done with alternating current. ‘This preference seems to 
rest upon use and wont. One finds that a welder who 
has generally used direct current prefers it, and 
vice versa with one who has generally used alter- 
nating current. There is, in fact, a little difference 
in the manipulation. With alternating current the best arc 
length is shorter than with direct current, and it is 
perhaps a little easier to hold the arc” with the longer 
arc. But that is about all that can be said. Reasoning from 
the known fact that in the carbon are carbon is transferred 
froin the positive to the negative electrode, on which the 
transferred carbon forms a mushroom tip in short arcs, it 
might be supposed that the iron arc behaves similarly, i. e., 
that the electrode should be the positive pole. But the 
transfer of the molten electrode metal to the joint certainly 
does not depend on any such uni-directional transfer. If it 
did, welding could only be done with direct current and 
the electrode positive. But welding can be done with alternat- 
ing current, or with the electrode negative. So that if there 
Ig any uni-directional transfer of metal, and we do not know 
enough of the physics of the iron arc either to affirm or to 
deny this, such transfer is quite masked by other actions. 
What seems to happen is that the molten electrode metal 
is torn olf and projected across the arc in very small particles, 
and at a high velocity, overcoming gravity, or overhead ”’ 
welding would be impracticable. ‘Lhe uuimediate cause of 
this transter of metal and the quantitative relations between 
the ainount of metal, the current, the potential dillerence, and 
the temperature of the electrodes have not been investigated. 
1hey сац for inquiry, and the results of such research can 
hardly fail to benent arc welding practice. Mr. Swift wisely 
refrains from speculation on this attractive subject. 

With reference to the polarity of the work, it is recom- 
mended that the work be inade the positive and the metal 
electrode negative. his is general practice, but the author 
adds that the work does not get so hot with this polarity. 
Presuunably he has observed this in practice, but one would 
expect the difference to be in the other direction, because in 
tue carbon arc, at least, the positive crater is hotter than 
the negative tip. There is also a greater surface potential 
drop at the crater, and consequently inore heat developed 
there. It seems likely that the same thing obtains in the 
iron arc, and this should be the reason for making the work 
positive. Owing to its much greater mass the heat is con- 
ducted from the seat of the are much more rapidly through 
the work than through the electrode, consequently to keep 
the work at welding temperature, the greatest evolution of 
heat should occur there. Even во it will be at a considerably 
lower temperature than the electrode. If this is correct, then 
jor а given welding current the work will be hotter—not 
cooler, as the author says, when made the positive electrode. 
A possible explanation of the apparent contradiction is that 
when the work is negative а greater current is necessary to 
keep its surlace at the necessary temperature. Or it may 
be that the iron are does not follow the carbon arc in the dis- 
tribution of temperature апа heat evolution, We really want 
зошеопе to do for Ше iron are what Mrs. Ayrton did for the 
carbon are, before we can profess to understand iron arc 
welding in a scientific way. 

Mr. Swift goes very fully into practical details. The 
electrode holders, protective screens, and other items of equip- 
ment are described, illustrated, and commented on. The 
various kinds of joints which have to be made are shown, and 
the exact way of attacking each is described. The importance 
of observing the weld in progress, the position of the slag, 
how to join up to a weld, and how to terminate it neatly, 
are all dealt with in the direct and clear way of the expert 
who can not only do the job, but describe the how and why 
of each action; what to avoid as well as what to do. The 
table of electrode sizes and current, and the procedure with 


welds in work of different thicknesses will be found of great 
utility to the beginner and the instructor. et 

In dealing with the adaptation of general electric supply 
to welding uses, Mr. Swift shows a due appreciation of the 
supply engineer's point of view, and how the user can meet 
his just requirements. The conditions of the work are shown 
to allect the choice of equipment. It makes all the difference 
to the most economical arrangements whether a group ot 
welders are to work close together in а workshop, or are 
scattered about a shipyard, &c. ‘Lbere is already a consider- 
able choice of outfits, motor generators, transformers, &c., on 
the market to suit welding. Something of this kind is re- 
quired in every case where the energy 18 taken from supply 
mains, because the welding arc voltage 1s much lower than 
supply voltages, and direct use with a resistance is too waste- 
ful—-as well as too disturbing to voltage—to be contemplated 
for other than small or temporary jobs where the cost of 
energy 18 not regarded. 

Passing from are welding, Mr. Swift gives a good descrip- 
tion of resistance welding and various forms of welders on 
the market. ‘Lhe great adaptability of this process is well 
illustrated, but the magnitude practicable is perhaps insuti- 
ciently indicated. Resistance welders are in being which 
will spot weld steel plates three inches thick. There is a very 
great future for resistance welding, it will probably become 
much more important as à manufacturing process than arc 
welding, though the latter has no doubt great potentialities, 
and the two methods are really coadjutors rather than rivals. 

With regard to the important question of protective screens 
for arc welding, Mr. Swilt's remarks аге pre-eminently cau- 
tious and practical. One gathers that he 1s not altogether 
&atisled with the glasses now used. The outstanding ditti- 
culty is that glasses which efficiently protect the eyes from 
the are rays are too dark to permit vision of the surround- 
ings of the arc, so that the operator cannot see his tools, 
&c., through them. It would be a great improvement to 
have a combination of glasses ellicient as shields, and yet 
allowing other things than the are to be seen. ‘The direction 
to work in 1з to find glasses which allow only light about 
the yellow-green part of the spectrum to pass. ‘his is the 
most efhcient part of the spectrum visually, i.e., it produces 
the greatest effect on the retina in proportion to the radiant 
energy involved. The spectral rays which carry the most 
energy are the Infra-red and the red, these are to be feared 
as burning the skin and external eye. Violet rays damage 
the retina, but they are not difficult to exclude. Clear water 
stops the infra-red almost entirely in very small thickness. 
It should not be difficult to arrange a shield with a cell 
containing this cheap absorbent and readily refilled. For 
the rest, the work of the makers of light filters for photo- 
graphy ought to be able to supply glass or gelatin films 
giving a nearly monochromatic yellow-green. Gelatin has 
some advantages over glass for the purpose. It may be 
mentioned that one of the speediest cures for the sore eyes 
produced by are radiations is a very dilute (l grain per ounce) 
water solution of sulphate of zinc. lt was always kept in 
the arc testing rooms of are lamp factories, and removes the 
sinart and inthmmation magically. 

There are a iew points in the book which call for criticism, 
rather because they tend to mislead the reader on other 
matters than because they detract frum its immediate purpose. 

On page -4, dealing with the formation of an are, it is 
stated that the air at the point of contact is heated and 
becomes of lower conductivity, thus enabling the arc to be 
maintained. Obviously higher conductivity is meant. On 
page 15, the process of making malleable iron castings is 
described in language which will hardly convey a correct 
idea. On page 41, the ratio of metal lost in overhead welding 
With alternating current as against direct current seems rather 
overstated as against alternating current, but the author 
may have measured it, and the reviewer has not. 

In describing (pp. 75 and 76) the Ulbricht method of getting 
à single from a J-phase supply, by joining the three secon- 
daries of a three-phase transformer in series, reversing one 
of them, the author says that the resultant current has triple 
the primary frequency, and 1.73 times the pressure of one 
eecondary. In fact the pressure 1s twice that of one secondary 
and the frequency is not increased. (See '' Polyphase Electric 
Currents," Thompson, Chapter XIV, which describes also 
soine dther methods of obtaining single from three-phase, per- 
haps worth the attention of users of arc and resistance 
welders.) On p. 77, the author suggests that the phase dis- 
placement caused by a choker results in economy, because 
the meter will show a lower reading for the same current. 
This does not seem quite true; at least it is an awkward 
way of saying what is true. 

Perhaps the most remarkable omission is that hardly any 
mention is made of tests to be applied to determine the 
quality of welds. "The author's silence is perhaps best ex- 
plained by the fact that there is no specific test for welds. 
But some reference might have been made to microscopic and 
radiographic methods, which have a certain measure of utility 
and have been developed to some extent. Also to mechanical 
tests on both welds and weld metal which have been made 
and published on good authority. 

These points are, however, trifling, and the book is to be 
strongly recommended to everyone anxious to know what 
can be done by electric welding, aud how to set about doing 
it on correct lines.—H. М. 8. 
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_ ALTERNATING CURRENT TRACK CIRCUITING. 


By L. H. PETER, A. M. l. E. E. 


(Abstract of paper published in the Journal of the INSTITUTION OF ELECTRICAL ENGINEERS.) 


Ir is not the author's intention to deal with the methods of 
applying alternating current to track circuits, buf rather with 
the factors that must be taken into account when deciding 
on the apparatus to be used. The apparatus forming a track 
circuit of the simplest kind may be considered as comprising 
a transformer or other method of supply, a regulating device 
for adjusting the supply, and a relay. To illustrate good 
and bad combinations of relays and impedance bonds, vector 
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| een, impedance bonds, and improves the shunt values considerably 


1.—Single rail tracks without impedance Fig. 2.—Train shunted at trans. 


Fig. 
bonds, with a resistanee in feed, and galvano- former end. | 
meter relay. Supply = 88} cycles. Track 
circuit = 1,000 ft. long. Track clear. 


FIGS. 1 AND 2. VECTOR DIAGRAMS, 


diagrams are drawn with the ‘‘ in phase and '' quadrature '' 
operating values of the relays used; the corrected values for 
the relays operating at the phase angles shown on the various 
diagrams have been omitted to avoid complication. Some 
explanation is due for adopting the non-inductive shunt for 
these diagrams. If the shunt circuit formed by a pair of 
wheels joined by an axle and standing on the track is con- 
sidered, it may be regarded as consisting of three parts; (a) 
The contact resistance from the rail to one wheel. (b) The 
inductive circuit formed by the axle and two wheels. (c) The 
contact resistance from the second wheel to the second rail. 
Both (a) and (c) are non-inductive; (b) is inductive and, 
owing to the half loop formed by the wheels and axle and 
the skin effect of both these, it may have a comparatively low 
wer factor. Tests have shown that the contact resistance 
. rail and wheel is many times the impedance between 
wheel and wheel, and we have, therefore, a series circuit 
with two high resistances in series with a small inductance, 
the net result of which is to give a circuit that for all prac- 
tical purposes may be taken as non-inductive. This is still 
more the case when the rail and wheel contact resistance 
increases to а value which would be commensurate with the 
shunting-out value of the relay, as the contact resistance, 
which is non-inductive, will then be so many times greater 
than the small impedance between wheels that the latter 
may 5 neglected and the shunt-circuit power factor taken 
а8 Unity. 
Taking first the А.С. track circuit in which one rail is 
given up wholly for signalling purposes. The electrical state 
of such a track circuit with an in phase relay is that 
shown in fig. 1 when the track is clear, and as shown in 
fig. 2 when the track is shunted by the maximum train shunt 
at the transformer end. The relay is operating with the 
track current 82 deg. displaced in phase from the local current, 
and we must, therefore, divide the ''in phase” operating 
values by the cosine of 39 deg. to get the correct operating 
values with this phase displacement. 
. When the track is shunted by the application of а non- 
Inductive train shunt (resistance 1.4 ohms) at the transformer 
end, the phase displacement between track and local cur- 
Tents is reduced to 23 deg., and the release values for the 
relay will accordingly be the ''in phase” release values 
divided by the cosine of 23 deg. The diagrams show а ther- 
mal resistance between the track transformer secondary and 
the rails, this resistance being so adjnsted that the total 
current output from the transformer to the track may be 
sald to remain constant whether the track is occupied or not. 
Fig. 5 shows the values of such a resistance; with a pres- 
sure rise across the resistance from 4.76 volts in fig. 1 to the 
546 volta shown in fig. 2. the current increase would be prac- 


чау nil, ав we should be working on the flat portion of the 
rve. 


The relay track current vector is comparatively large; if 
we can increase the relay impedance-and also reduce the 
volt-amperes required for it from the track, we shall greatly 
improve the shunt value. 

The conditions shown above are good so long as one of the 
track rails can be spared for signalling purposes only; but 
when both rails are required for the propulsion return cur- 
rent the addition of the impedance bonds necessary to carry 
this current alters the vector diagram. With impedance 
bonds of low power factor connected across each end of the 
track circuit and a relay of the in phase type, the com- 

aratively low impedance and low power factor of the two 
onds reduce the shunt at the transformer end of the track. 
The phase angle between the track and local currents is also 
large when the track is clear, and small when it is shunted. 
This is a bad case, as the relay condition is improved when 
the track is shunted, thus necessitating a lower shunt re- 
sistance to drop the relay. The quadrature relay is 
obviously more suitable for use with this type of impedance 
bond. The large currents passed by the two bonds, however, 
account for the high total current, and if the impedance of 
the bonds could be increased so as to reduce the current 


idi vectors, we should also be able to reduce the size of the 


track transformer, resistance, and leads to correspond. The 
reduction in track current is made by the use of resonated 


on the same track circuit, and with the same relay. In addi- 
tion we must also count the improved phase relationshi 

of the track and local currents, and E ‘the small 
relative change in this phase relationship which now takes 
place when the track is shunted. It is still possible, however, 
to improve the relay-operating conditions by adjusting the 
reasonated impedance bonds to have a leading power factor, 
and so compensate for the difference between the track and 
local currents. It is unsatisfactory to use a '' quadrature ” 
relay with the resonated type of bond and resistance in the 
track feed. To be able to place the track relay some 
distance from the end of the track circuit economi- 
cally with regard to cable, a relay transformer is inserted, 
the track voltage being ‘stepped up for transmission to the 
relay. The result, however, is the introduction of further 
complication in the vector diagram, the net result of mtro- 
ducing the relay transformer being a decrease in the power 
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Fig. 8.— Double rail track with resonated Fig. 4.—Train shunted at trans- 
impedanoe bonds. two-element vane relay and former end of track. 
vondenser in track winding . рсе 
Track olrouit = 1,000 ft. long. Track clear. 


Fics. 9 AND 4.—VECTOR DIAGRAMS. 


factor between the relay and the track at the relay end of 
the track. The current taken from the track is now 
also high. There is no great advantage in substituting a 
“* quadrature ” for the in phase relay. Several methods 
have been оре for varying the power factor of the relay 
in order to enable the best operating conditions to be obtained. 
One of these, which has been used on the '' quadrature ” relay, 
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consists in adding another winding to the iron core on which 
the track winding of the relays is mounted, апа connecting 
this additional winding to a small capacity. By this means 
the power factor of the track winding can be brought up to 
“ unity." 

Figs. 8 and 4 show a double-rail track circuit with resonated 
impedance bonds, and a relay in which the power factor of 
the track winding has been made “unity by this method. 
This gives a very good combination for a double-rail track 
circuit, the normal phase displacement on the relay being 
69 deg. and the phase displacement when shunted varying 
only 2 deg.; the high 'shunt value of 1.62 ohms is obtained. 

Another method of controlling the phase angle on the relay 
is to feed the track circuit through a condenser of variable 
capacitv, or to use а capacity and inductance in series, the 
two being so adjusted in relation to one another that the 
current supply to the track may be given an angle of lag 
or lead " as desired. This method is shown in fig. 6. The 
supply feeds the primary of a ''step-down transformer 
through a condenser, the secondary of the transformer being 
connected direct to the track rails with or without inter- 
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Fig. 5.—THEBMAL RESISTANCE, Кто. 6.—A.C. Track CIRCUIT WITH CAPACITY 
AND INDUCTANCE IN FEED CIRCUIT. 


mediate means of regulation. Adjustment may be made by 
varying the number of turns of the primary winding, capacity 
being maintained constant. 

Damage from pressure-rises due to any cause is protected 
against by the use of safety spark-gaps across the condenser 
terminals. By adjusting the number of primary turns in 
relation to the capacity, the voltage across the condenser can 
be maintained at a point slightly above the pressure of the 
mains while the track is clear.“ When the track is 
'" shunted,” the short-circuit of the secondary winding of 
the transformer so reduces the inductance of the transformer 
that the pressure of the mains only is placed across the con- 
denser terminals. This results in a decrease of the current 

passed by the condenser, and a corresponding decrease in 
` the ourrent output to the track on the secondary side. This 
is of great value in the track circuit as it enables a higher 
shunt value to be obtgined. 

In addition, a change in the phase angle of the current 
also is made which can be utilised to improve still further 
the shunt value, by so arranging the track circuit that with 
the track clear the relay is operating at its maximum 
efficiency, and that when the track is “ short-circuited ” the 
phase angle changes in such a way as to make the relay- 
operating conditions less efficient. This method of feeding is 
most suitable for single-rail track circuits fitted with quadra- 
ture relays. In this case the capacity and inductance in 
series аге so adjusted that their power factor is unity,“ the 
quadrature relay itself being designed so that its two windings 
have widely different power factors. 

When the track is clear,“ the capacity and inductance 
supply current which gives a 90 deg. phase displacement on 
the relay; and when the track is short-circuited and the in- 
ductance of the feed transformer thereby reduced, the con- 
denser supplies a leading current which brings the phase 
angle of the two currents on the relay to а phase displacement 
of less than 90 deg. 

Another method of altering the power factor of the relay 
irack element to suit all the conditions consists in introducing 
a capacity between the high-voltage side of a relay trans- 
former and the relay track element, as shown in fig. 7. This, 
however, does not give to the track when ''shunted " the 
falling current output which can be obtained by feeding the 
track circuit through the combination of inductance and 
capacity. | 

А small capacity introduced between the secondary of the 
relay transformer and the relay track winding, fig. 7, gives 
similar resulta to those of adding a condenser winding and 
condenser to the relay, but has the advantage that the relay 
need not be altered. This is an advantage, as a standard 
design of relay can be used with or without the relav trans- 
former, and with either the resonated or non-resonated bond. 


(To be concluded.) 


Physical Society of Londan.— As a result of replies 
received in reaponte to a questionnaire recently circulated to 
Fellows with reference to days and time at which science meetings 
should be held, the Council has arranged to hold meetings during the 
coming session at the uniform hour of 5 p.m. on the second and 
fourth Fridays of the month. 


HIGH-SPEED WHEELS FOR LOW-HEAD 
HYDRAULIC TURBINES. 


One of the difficulties encountered in hydro-electrical work 
is the suitable treatment of cases where the available head is 
unsuitably low. The account, which we abstract below from 
the Electrical World, of a typical low-head plant that was 
put into commission in January last by the Consumers’ Power 
Co., near Plainwell, Mich., U.S.A., will, therefore, not be 
out of place. 

In the new plant, which is novel in several respects, and 
is probably the first of its kind, there are three penstocks each 
of which contains a 72-in. (183-cm.) Allis-Chalmers NX type 
turbine, operating at 164 R.P.M., and delivering 380 в.н.р. under 
a head of 12 ft. (3.6 m.). This type of machine as developed 
by Mr. F. Nagler, constitutes & material advance in turbine 
design, and shows at increasing speeds the characteristics of 
the Fourneyron turbine, with the result that much higher 
speeds have been attained than is possible with any other 
type of machine. 


Fig. 7.—A.C. TRACK CIRCUIT WITH 
RELAY TRANSFORMEB AND CONDENSER 
IN SERIES WITH RELAY. 


At full gate opening the Plainwell turbines show a type 
characteristic of 143. The runner is an entire departure from 
the Francis, or so-called mixed-flow turbine, it being of the 
Jouval type with important innovations. The arms of the 
old Jouval machine to which the bucket ring was fastened, are 
eliminated entirely, and the buckets drawn back to the hub. 
The reduction of the number of blades has been carried to 
the limit, having been reduced to 4, which are placed widel 
apart, so that the blades and clearances between them eac 
occupies about à of the total projected area of the. runner. 
In this manner a very high type characteristic has been 
obtained. The new turbines at present show a maximum 
Holyoke efficiency of from 86 to 87 per cent. The two views, 


Fics. 1 AND 2.—NEwW ТҮРЕ or HypnauLic TURBINE RUNNER. 


figs. 1 and 2, show the new type of runner, which has the 
general appearance of an ordinary propeller. The runner 
is made of cast iron, and is placed in a turbine case of ordinary 
design. The wide space between the blades is of great advan- 
tage from an operating standpoint, as it makes it impossible 
for the wheel to become clogged by trash. 

The new type of turbine requires a draught tube of as great 
a length as possible in order to attain the necessary efficiency. 
The tube is made of steel plate in the form of a flaring cone 
with a vertical axis of the hydraucone type. The characteris- 
tic of the tube is that the distance from the tailrace bottom 
to the draught-tube edge is comparatively small, and the flare 
at the lower diameter is great. 

On account of the large size of the turbine for the head, 
and the high elevation of the centre of the turbine case made 
necessary by the length of the draught tube, the wheel centre 
of the Plainwell plant came too near the head water to ensure 
satisfactory operation in the ordinary wav. The so-called 
“ vacuum-turbine ” setting, first introduced by the Escher- 
Wyss Co., of Switzerland, was, therefore, used as illustrated 
in fig. 3. The Plainwell machines are still, however, under 
the ordinary head water, but the water level over the turbine 
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when operating is raised about 6 ft. (1.8 m.) above the head- 
water in the pond, and rises to the underside of the generator 
room floor, the entrance being sealed by a curtain wall. The 


concrete penstock, therefore, is entirely closed, and operates. 


under a partial vacuum, the air being constantly removed by 
means of a small water ejector. The water consumption of 
the latter is insignificant compared with the discharge of the 
turbine. 

With the plant in operation the vacuum was tested and 
found to be 5.75 in. (13.3 cm.) at normal pond level, which 
showed that the penstock was full of water to the underside 
of the generator floor. The turbines have not yet been tested, 
but are fulfilling the power .guarantees. 

An interesting feature is the unusually small size of the 
generator, as compared with the size of the turbine; this 18 
due to the high turbine speed, which also permits the economi- 
cal use of direct-connected exciters on top of the generators. 

The latter are 400-k.v.4., 320-kw., 0.8 power fector, 164- 
R.P.M., 2,500-volt, 3-phase, 60-cycle General Electric Co. 
machines. They are provided with alarm thermometers and 
oil gauges to control the oil level in the thrust bearings, which 
are of the G.E. Co. spring-thrust and guide-bearing type. 
The Woodward governors are of 6,700 ft. lb. (924.6 kg. m.) 
capacity, and are belted to the turbine shaft. At times of 


Fia. 3.—SECTIONAL VIEW ОЕ “© VACUUM-TURBINE ” SETTING. 


low. water one or more of the machines may be used as a 
synchronous condenser to improve voltage conditions on the 
transmission lines. This is possible because in this type of 
machine no bearings depend on the passage of water through 
the wheels for lubrication or cooling purposes. Three single- 
phase, H-type, 400-K. v. A., 92,500-45,000-volt, outdoor trans- 
formers step up the generated pressure for transmission, and 
the 40, 000-volt, 400-amp. switch is automatically and hand 
operated. The entire plant 1s operated by one man on each 
shift. 


i ee ——À — 


EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR JUNE, 1920. 


THE official returns of electrical exports and importa for the month 
of June show, as regards the exports, total values of £1,385,974, as 
compared with £1,150234 for the previous month, an increase іп 
values of £235 740, the increase being accounted for by the large sub- 
marine telegraph cable exports of £416,000. A falling off in export 
values during the month ocourred in electrical goods (£10.000), 
insulated wire (£67,000), batteries (£9.000), and meters (£10,000), 
whilet the values of electrical machinery, lamps. telegraph and 
telephone.exporta were somewhat above those for May. 

The electrical importe for the month were valued at £219,440, 
an increase of £26,000 on the May totals of £193.255, nearly every 
section of the imports showing an improvement with the exoeption 
of insulated wire, carbons and lamps. 

Re-exports of foreign and colonial electrical goods for June show 
a falling off of £6.000, the total values for May and June being 
£18,699 and £12,512 respectively. 

For comparison, we give figures showing the electrical exports 
for the first six months of 1913, 1919, and 1920 :— 

1918. 1919. 1920. 

January to June .. 23, 843,720 32, 806,013 £6,205,296 


The total weight of electrical machinery exported during June 
totalled 817 tons, ая compared with 697 tons in May, 915 tons 
in June, 1919, and 2,527 tons in June, 1913. 

For the six months ending June 30th, 1913, 1919 and 1920, the 
total weights of electrica] machinery exported were aa follows :— 

1913. 1919. 1920. 
13.785 tons. 1.754 tons, 4,778 tons, 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR JUNE, 1920. 


Electrical goods and t со 
and apparatus 
quias | 4152,07 468,81 43,833. 
Insulated wire ... ae oo. 346,248 11,454 1,174 
Glow lamps  ... us 988 27.520 2,403 287 
Arc lamps and parts T 2,825 743 — 
Batterien . . 39,734 5288 | — 
Meters - ies $us 34,901 13,702 621 
Carbons ... .. nee ese — 10,050 7,233 3,905 
Electrical machinery :— 
Railway and tramway motors... 3.203 — — 
Other motors and generators ... 115, 416 — — 
Elec. machinery (unenumerated ) 54,996 95,068 2,243 
Switchboards (not telegraph or 
telephone)... АЭА son 9,695 — — 
Telegraph апа telephone cable and apparatus :— 
Telegraph and telephone wires 
and cables (not submarine)... 89,615 1,175 — 
Submarine telegraph and tele- 
phone cables 0 00 ove eve 416,853 — TER 
Telegraph and telephone instru- 
ments and apparatus “+ 81,509 14,588 1,600 
Totals ... (s ..-£1,385,974 £219,440 £12,512 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Mussrs. Szrrow-Jowss, O'DziL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


20,248. “ Electrolytic production of tin deposits.” 
(Germany, March 15th, 1917.) 


20,263. '' Contact fingers for controllers." Soc. Anon. Constructions Elec- 
triques de Belgique. July 9th. (Belgium, March 18th, 1919.) 

20,266. Electric traction." Soc. Anon. Constructions 
Belgique. July 9th. (Belgium, May 24th, 1919.) 

20,279. Electric heating apparatus." L. de Soissan. 
gium, December 19th, 1913.) 


M. Schlotter. July 9th. 


Electriques de 


July 9th. (Bel- 


20,288. Electric generating systems." Kohler Co. July 9th. (U.S., 
March 20th, 1919.) 

20,308. '' Electric signalling." А. van T. Day. uly 9th. (U.S., Jul 
7th’ 1916.) E g y. July (U.S., July 


20,309. '' Automatic railway traffic controlling systems." A van T. Day. 
July 9th. (U.S., October 18th, 1916.) 

20,319. Arc lamps for producing flashes of lightning.“ 
July 9th. (Germany, December 10th, 1914.) 

20.322 / 3. Insulators.” R. M. Johnston. July 9th. 
20,338. “ Telephone and telegraph cables.“ Soc. 
phones. July 9th. (France, April 4th, 1919.) 

20,943. '' Generating continuous currents by means of machines." С. 
Lorenzals & K. Schmid. July 9th. (Germany, February 13th, 1919.) 

20,930. cn , &c." Dr. E. F. Huth Ges. July 12th. (Germany, 
September 15th, 19 5) 

20,931. “ Method for generating and reinforcing vibrations for wireless 
telegraphy." Dr. E. F. Huth Ges. July 12th. (Germany, July 17th, 1918.) 

20,932. '' Appliance for vacuum tubes." S. Loewe. July 12th. (Germany, 
July 9th, 1918.) 

20,933. '' Arrangement for wireless telegraphy from submarines.” Dr. 
E. F. Huth Ges. July 12th. (Germany, December 8th, 1916.) 

20,934. Method of connection to produce oscillations with vacuum tubes.“ 
Dr. E. F. Huth Ges. July 12th. (Germany. July 16th, 1917.) 

20,935. Reception process for electrical vibrations." Dr. E. F. Huth Ges. 
July 12th. (Germany, May 5th, 1919.) 

20,936. Antenna for wireless telegraphy.” Dr. Е. F. Huth Ges. July 
2th. (Germany, July 14th, 1915.) 

20,937. Connection for sending and receiving clectri® waves.“ Dr. E. F. 
Huth Ges. July 12th. (Germany, October 13th, 1917.) 

20.938. Device for transmitting high-frequency energy to vacuum tubes.” 
S. Loewe. July 12th. (Germany, October 19th, 1918.) 
20,947. Manufacture of electrodes for soldering, &c." 
Process, Ltd., and E. H. Jones. July 12th. 

20,952. *“ Inclined carbon lamp." К. Mylo. July 12th. (Germany, January 
28th, 1918.) 

20,953/4. ''Process for photographically recording sound waves.” R. 
Mylo. July 12th. (Germany, November 10th, 1915.) 

20,955. Arrangement for surging reception of electric waves." Dr. E. Е. 
Huth Ges. July 12th. (Germany, April 29th, 1919.) 

20.956. Combined transmitting and receiving arrangement." Dr. E. F. 
Huth Ges. July 12th. (Germany, December 14th, 1917.) 

20,957. Multiple boosters, &c." Dr. E. F. Huth Ges. July 12th. (Ger- 
many, March 8th, 1917.) 


Schwabe & Co. 


Industrielle des Tel- 


Alloy Welding 


20,958. Electric discharging vessels." Dr. E. F. Huth Ges. July 12th. 
(Germany, April 3rd, 1917.) 
20,959. Receiving arrangement for wireless telegraphy.” Dr. E. F, 


Huth Ges. July 12th. (Germany, October 28th, 1918.) 

20,960. “ Device for preventing self-sounding in vibration producers, &c.” 
Dr. E. F. Huth Ges. July 12th. (Germany, July 4th, 1917.) 

20,961. Connection for telephony." S. Loewe, July 12th. (Germany, 
October 29th, 1918.) 


20.962. Radio-telegraphic apparatus." Dr. E. F. Huth Ges. July 12th. 
(Germany, August 28th, 1917.) 
20.963. '' Transmitting undamped electric vibrations." Dr. E. F. Huth 


Ges. July 12th. (Germany, July 21st, 1917.) 


20,964. '' Connection for obtaining a strengthening of wireless messages.” 
Dr. E. F. Huth Ges. July 12th. (Germany, June llth, 1917.) 


20.965. Mode of putting in circuit of audion receivers. S. Loewe. 
July 12th. (Germany, April 18th, 1918.) 
paratus for wireless transmission of messages." S. Loewe. 


.20,992. “ 
July 12th. (Germany: October 26th, 1918.) 
90,993. “ Wireless telegraphy and telephony." Dr. E. F. Huth Ges. July 
12th. (Germany, August sth, 1917.) 

20,994. Three-arm choking coil.” 
12th. (Germany, September 17th, 1914.) 


20,995. Receivers with strengtheners." S. 
many, April 18th, 1918.) 


Allgemeine Electricitats-Gee. July 


Loewe. July 12th. (Ger. 


+ 
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90,997. ''Arrangement for recelvin electric oscillations." Dr. E. F. 


Huth Ges. July i2th. (Germany, April 26th, 1919.) 

21,000. ''Sparking plugs." J. Hanman. July 12th. 

91,008. '' Receiving connection with vacuum tube." Dr. Е. F. Huth Ges. 
July 12th. (Germany, October 13th, 1917.) | 

21,004. '' Electric contacts for switches, &c." С. Page and A. West & Co. 
July 12th. 

21,083. '' Electrolytic devices for use with meters, switches, &c.'" Thorpe 
Meter Syndicate and W. B. Thorpe. July 12th. E 

91,025. “ Sound-detecting systems." Е. A. Graham and W. J. Rickets. 
July 12th. mr d 

21,027. Manufacture of coils for static transformers." British Electric 
Transformer Co. and J. Roothaan. July 12th. 

21,040. Manufacture of armatures of electric rotating machines." T. 
Tanaka. July 12th. (Japan, July llth, 1919.) 

21,047. Electromagnet for locking devices.” 
Lanz. July llth. (Germany, October 17th, 1916.) 

21.051. Manufacture of carbon electrodes." S. E. Sieurin. July 12th. 

21,056. Driving system for alternating-current meters. Allgemeine Elek- 
tricitats Ges. July 12th. (Germany, December 3lst, 1918.) 

21,058. Generator with movable grates," Allgemeine Elektricitats Ges. 
July 12th. (Germany, June l?th, 1918.) 
Vacuum tube.“ S. Loewe. July 12th. (Germany, April 20th, 


Luftfahrzeugbau Schütte- 


21,067. ''Safety switch for installation. systems, &.“ Allgemeine Elek- 
tricitats Ges. July 12th. (Germany, November 6th, 1913.) 


21,077. ''Coin-freed meter for electric current, gas, water, &c." Allge- 
meine Elektricitats Ges. July 12th. (Germany, September 19th, 1914.) 


21,078. *''Coin-freed meter for electric current, gas, water, &c." Allge- 
meine Elektricitats Ges. July 12th. (Germany, July 4th, 1917.) 

21.092. Device for heating running water by electricity." Н. 
July 12th. (Germany, April 25th, 1914.) 

21,094. “ Talking machine with electric impulsion." A. Ebner. July 12th. 


21.095. Automatic disengaging devices for talking machines worked by 
electric motor." A. Ebner. July 12th. 


21,103. *' Apparatus for electrical transmission over wires or by wireless 
of photos and pictures." М. R. Howard. July 13th. 


21,106. ‘‘ Vehicular electric lighting and starting.“ W. J. Branson. July 


Lipke. 


21,113. “ Long-distance electric power transmission." A. M. Taylor.. July 
128. Means for retaining trollies on wires." L. F. Brommage. July 


21,139. “ Electrically bonding metallic circuits." С. Lye. July 13th.. 


21,149. '' Portable electric hand lamps." Concordia Elektricitats Akt.-Ges. 
and F. R. Wade. July 13th. 


21,150. ‘Sparking plugs." T. S. Price. July 13th. 
91,178. “ Electric propulsion of ships." М. de Coninck. 
(France, July 15th, 1919.) LM 


21,179. '' Three-electrode ionic tubes." Radio Communication Co., J. Ree, 
and L. B. Turner. July 13th. i 


21,202. Appliance for testing magnetos and sparking plugs.” 


July 13th. 


E. R. 


Gardner. July láth. " 
А Е “ Trollies for overhead electric tramways.” W. Lawrence. July. 
4th. 


21,251. '' Portable dynamo-electric lamp." G. Poole. July 14th. 

21,256. “ Radio signalling eystems." L. de Forest. July 14th. (United 
States, May 10th, 1915.) 

21,271. *' Electric transformers." British Electric Transformer Co. and J. 
Roothaan. July 14th. | - 


21.304. Dynamo electric machines.“ 
F. P. Whitaker. July 14th. : i 


21,317. “ Devices for locking incandescent electric lamps." G.. F. Colson, 
July 15th. 

21,330. “ Earthing clip for electric cables, pipes, tubes, &c." H. Willis. 
July 15th. > | 

21,336. Means for electrically reciprocating hammers, pistons, &с.” 
С. F. Campbell, J. Knight, and J. Tattersall. July 15th. 

21,340. “ Electric fuse holders." R. T. Waite. July 15th. 

21,941. '' Electrically driven vehicles." F. M. Walters. July 15th. 

21,354. '' Wireless telephone transmitters." A. R. Taylor. July 15th. 

21,970. ''Switches for electrie lighting." A. Schellenberg. July 15th. 


21,381. '' Driving electric mechanism for operating rail track apparatus.” 
T. Ducousso. July 15th. 


21,382. '' Reception of wireless signals.“ Marconi’s Wireless Telegraph Co. 
July 15th. (United §tates, July 28th, 1919.) 


31,383. “ Variable electrical controlling elements for wireless telegraphy, 


1919 Marconi's Wireless Telegraph Co. July 15th. (United States, July 3lst, 


21,385. '' Dynamometers." Т. H. Jones and W. J. Walker. July 15th. 


21,389. '' Electric induction regulators cooled by forced draught. Akt. 
Ges. Brown, Boveri et Cie. July 15th. (Switzerland, July 15th, 1919.) 


21,420. '' Dynamo electric machinery." H. E. M. Barlow and L. Barlow. 
July 16th. 


21421. “ Electric bells, &c. A. Fisk. July 16th. 


21,450. “ Wireless directional transmission and reception apparatus." T. H. 
Gill. July 16th. | 


21,461. '' Electrical and mechanical locks for lift gates." W. G. Carter. 
July 16th. 


21,81. '' Electric arc-welding apparatus.” 
16th. (Germany, August 19th, 1919.) 


21,490. '' Electric arc welding.” 
Electric Co.). July 16th. 


21,492. '' Apparatus for converting heat into electrical energy." F. E. 
Beeton. ]uly 16th. 


21,504. ‘ Circuit closers.” E. F. Nichols. July 16th. 


21,505. Apparatus for breaking, commutation, inversion, and deviation 
of an electric current." Z. R. Della Veneria. July 16th. 


21,507. Dynamo electric machines." A. E. Honey and J. Stone & Co. 
July 16th. 


21,9511. “Electrically driven trucks." J. E. Stott. July 17th. 


21.522. Support of accumulator boxes to seat pillar of motor cycles, &c."' 
S. E. Pope-Arridge and W. S. Firth. July 17th. ^ yes we 


21.537. Trigger relays for radio communication, &c. Radio Communica- 
tion Co., J. Scott-Taggart, and L. B. Turner. July 17th. TS 


21,538. *' Modulation systems, &с., in radio communication, &c." Radio 
Communication Co. and J. Scott-Taggart. July 17th. 


21.541. Cover for electric switches.” S. S. Sö 
Winther. July 17th. үн sodring and. N. P. E. 


21.568. Portable electric lamps." J. Marsh. July 17th. 


21.572. “ Globe with device for showi ti , „ 
Е. б. Schlatyer. July 17th. n een 


21.585. Wireless telegraphy.” S. O. E. Т. : 
July —, 1919.) i T. Trost. July 17th. (Denmark, 


21,595. ‘ Electrical ceiling roses, &c." Hal | 
Pearn. July 18th. : б E ale, Pearn & Co., and J. A. 


British Thomson-Houston Co. and 


Siemens-Schuckertwerke. July 


British Thomson-Houston Co. (General 


. phone Manufacturing Co. (Automatic 


21,596. " роле magneto-ignition apparatus for internal combustion 
engines." M. S. Connor and C. C. Puckette. July 19th. 

91,0604. '' Telemeters." Firm of C. Zeiss. July 19th. (Germany, July 
2181, 1919.) 

21,009. ‘‘ Relays for automatic telephone, &c., systems. Automatic Tele- 
lectric Co.). July 19th. 

21,619. Apparatus for distance control of electric switches. E. Schattner. 
July I9th. 

91,628. ''Conduit fittings for electric conductors." H. March, March and 
Newey, and W. Newey. july 19th. 

21.641. Adaptors for holding carbons in arc lamps." G. C. Bridgland. 
July 19th. 

21,655. '' Insulating material.“ 
land, July 19th, 1919.) 

21,666. '' Electric clocks," L. Pillon. July 19th. 

21,676. “ Burning carbon electrodes in electric furnaces.” S. E. Sieurin. 
July 19th. 

21,683. ''Signalling through water or air." R. A. Fessenden. July 19th. 
(United States, July 21st, 1919.) - - 


J. А. van der Nolle. July 19th. (Hol- 


21,084. “Telephone repeating circuit." Western Electric Co. July 19th. 
(United States, July 3lst, 1919.) : 
21,699. *' Battery-filing machines." L. A. Freedman. July 19th. 


21.712. Amplification of telephone currents, &c." T. Е. Wall. July 20th. 


21.713. Electric lamp holders, &c." E. E. Hopwood and Wardle En- 
gineering Co. July 20th. . 


21.721. Magnetic motors." W. Thompson. July 20th. 
21.725. Automatic switch for electric hoists, &c. A. Satterthwaite. July 


21.726. Electric incandescent lamps." U. Cristofoletti and N. Manetti. 
July 20th х 

21,732. “ Spark plugs: Н. А. Myers. July 20th. 

21.735. Telephones." С. B. Riley. July 20th. 

21.745. Electric welding." E. Greenhalgh and B. Longbottom. July 20th. 
ae Electric switches.“ C. L. J. B. Nadaud and F. Young. July 

th. 

21.756. Apparatus for electro-chemical treatment of vapours.” L. B. 
Cherry. July 20th. 

21,766. ** Contacts for electrical fuses, cut-outs, &c." W. A. Harriman 


and A. Reyrolle & Co. July 20th. 

21,827. “ Locking device for electric lamp bulbs." H. H. Bailey and A. C. 
Pritchard, July 21st. | 

21,831. “ Electric illuminating devices for theatrical stages, &c.“ 
Rochford. July 21st. | 

21,855. '' Electro magnets." бос. Anon. des Etablissements L. Bleriot. 
July 21st. (Belgium, July 3lst, 1919.) | 

21,860. '' Means for improving electrical contact between collectors and 
conducting rails, &c., of electric railways, &c." W. H. Lawes. July 21st. 

21,863. '' Variable inductance devices for tuning." J. Joseph and Н. W. 
Sullivan. July 21$. . 

21,868. '' Terminal receivers for electric wires.“ J. T. Callaway and 
S. A. Callaway. July 2lst. 

21,873. '' Electric welding apparatus.” 
(General Electric Co.). July 21st. 

21,875. Magneto-elcctric lamps.“ 
many, July 24th, 1919.) 

21.876. Small magneto-eiectric machines.“ 
(Germany, July 21st, 1919.) 


21.899. Electric switches.” 
facturing Co.). July 21st. f 

21,912. “ Alternating current meter.“ 
21st. (Germany, July 22nd, 1919.) 

21,914. '' Wireless receiving apparatus.“ Metropolitan-Vickers Electrical 
Co. July 21st. (United States, August Sth, 1919.) 

21,934. “ Electrical junction, &c., boxes." Н. Evans and St. Helens Cable 
and Rubber Co. July 22nd. : 

21.958. Electric batteries.“ 
26th, 1919. 
21,987. 
July 22nd. 


T. H. 


British Thomson-Houston Co. 
Philipps Akt.-Ges. July 21st. (Сег- 
Philips Akt.-Ges. July 21st. 


Igranic Electric Co. (Cutler-Hammer Manu- 


Allgemeine Electricitats-Ges. July 


E. Alber. July 22d. (Switzerland, July 


‘Apparatus for heating water by electricity." R. G. Higham. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


+ 


1918. 


11,562. '' Energy-regulating arrangement for electric circuits.“ 
Schuckertwerke. June 13th, 1917. (141,653.) - 


2919. 

1,430. “ System of control for maintaining the relative speeds of a number 
of electric motors.” G. Warburton. January 20th, 1919. (147,243. 

5,764. '' Manufacture of carbon electrodes." C. H..Thompson. March 8th, 
1919. (147,247.) 

7,179. '' Electric cells or batteries." А. T. Austin and H. Adkins. Septem- 
ber 22nd, 1919. (147,249.) 

8,175. ''Electric coin-operating bioscope.” J. M. Davey and S. M. Green. 
April Ist, 1919. (147, 250.) 
“ Sparking plugs.“ 


Siemens- 


8,292. S. Fisher and W. Priddey. April 2nd, 1919. 
(147,251.) 

8.619. Thermionic valves." B. Hesketh. April 5th, 1919. (147.251.) 

9,013. '' Telephone cables." С. C. Pearson and Johnson & Phillips. April 
9th, 1919.  (147,264.) 

9.443. Electric signalling and indicating apparatus." McKenzie, Holland 
& Westinghouse Power Signal Co. and H. M. Proud. April l4th, 1919. 

P , 
(147 ,269.) 

9,483. “ Electrodes for electric welding.” 
1919. (147,270.) 

9.865. Electric incandescent lamp and similar articles and methods of and 
apparatus for manufacturing the same." British Thomson-Mouston Co. 
(General Electric Co.) April 17th, 1919. (147,293.) 

10.048. Electric switches." R. Norton. April 22nd, 1919. (147,302.) 

11,789. “ Electric fuses.” H. R. Rivers-Moore, J. T. Burden and W. J. 
Hawes. May 10th, 1919. (147,316.) 

13,135: Electro- magnetic wave signalling systems." N. Lea and J. Ree. 
May 24th, 1919. (147,320.) 

15,823. '' Electro-deposition of metals." J. H. B. Jacombs. December 83rd, 
1919. 147,338.) 


18,321. '' Thermostatie devices." Relay Automatie Telephone Co. and 0. Н. 
Bryant. July 23rd, 1919. (147.354.) 


18,674. *' Diaphragm for reception and reproduction of sound." E. M. C. 
Tigerstedt. July 26th, 1918. (130.600.) 


22,126. “Sparking plugs." H. Longton. September 9th, 1919. (147,970) 


A. Le Chatelier. April 14th, 
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THE STRIKE FEVER. 


THE grave situation which has arisen out of the electricians’ 
strike at Messra. Cammell, Laird & Co.’s works at Penistone, 
is attracting general attention, as it may lead to a complete 
stoppage of the engineering industries. Bri fly, the position 
is this: An electrician at the works was promoted to the 
office of foreman, and resigned Lis membership of the Elec- 
trical Trades Union. The latter demanded that he should 
rejoin the Union, or be dismissed, but the foreman and his 
employers respectively declined to accede to these demands, 
and the E.T.U. declared a strike, which has now been in 
progress for about seven weeks. On the appeal of the com- 
pany for support, the Engineering and National Employers’ 
Federation took up the matter and opened negotiations with 
the Union, but the latter maintained its uncompromising 
attitude, claiming that in future all foremen over electricians 
should be members of the Union, and as this involved an 
important question of principle which the Employers’ 
Federation could not concede, a deadlock resulted. As the 
dispute affected other Uuions, notably the Amalgamated 
Engineering Union, the Iron and Steel Trades Confedera- 


tion, and the National Federation of General Workers, con- 


ferences were held between them and the employers, in the 
hope of bringing about a settlement, but without success, 
and the Employers’ Federation decided to issue notices to 
the effect that they would not employ any members of the 
E.T.U. These notices were to have been issued on Monday 
last, but action was postponed antil to-morrow, the notices 
to expire on the firet Saturday in September. A meeting 
of the Executive Committee of the E.T.U. was held on 
Tuesday at Manchester to consider the situation. Ou 
Friday last the National Federation of General Workers, of 
which many members will be affected by a general strike or 
lockout of members of the E. T. U., at its annual conference 
expressed regret that its member Unions had not been 
consulted by the E.T.U. before action was taken, and decided 
to call а conference of the Executives of the Unions to 
discuss the matter. 

The question at issue is no new one; only recently it 
led to a law suit (Hodges v. Webb), and it has repeatedly 
been the subject of local strikes. Now, however, it has 
assumed still greater importance, owing. to its having 
become national in character, and it is desirable to consider 
exactly what it means. 

In the firat place, it should be clearly realised that if an 
agreement is not quickly reached, an immense amount of 
damage will surely be inflicted upon the na'ion at large. 
As electricity is the handmaid of all other engineering 
industries, it follows that the latter will be brought to a 
standstill by a strike or lock-out, anl that at least half a 
million men belonging to other Unions will be thrown out 
of work. Those other Unions are by no means pleased with 
the prospect, and the secretary of the National Federation 
of General Workers, Mr. J. O'Grady, M.P., has expressed 
himself forcibly on the subject; he says: —*1t is high 
time that this damned nonsense was stopped. Over and 
over again we have had thousands of our members thrown out 
of employment through disputes about which we have not 
been consulted. . . . On the merits of the dispute, we 
hold the view that the policy of the Electrical Trades 
Union is wrong. 
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Secondly, it should be understood that the claim of the ALTHOUGH the five members of the 


Electrical Trades Union that foremen should necessarily be cs е $ a Electricity Commission were only appointed 
members of the Union is not in accordance wich Traie-Union Commissioners, eight months ago, they have in that com- 


practice, On this point we may quote Mr. С. N. Barnes, 
M.P., formerly general secretary to the A.S.E., as reported 
in the Evening Standard; Mr. Barnes said that the A.S.E. 
had never made such a demand as that put forward by the 
E. T. U. The National Association of Supervising Elec- 
tricians, a Trade Union embracing a large number of 
foremen in its membership, is strenuously opposed to the 
claim, which, it maintains, would render the life of a 
foreman unendurable. 

Lastly, let us understand the inner significance of the 


movement. It is the avowed policy of the Electrical Trades 
Union to compel first foremen, and ultimately managers, 


paratively short period of time managed 
$> get through a considerable amount of work. The scope 
and importance of the work that has been brought to suc- 
cessful fruition this year is not readily apparent to those 
who have not followed closely the Commissioners’ activities. 
The report of the Minister of Transport respecting the pro- 
ceedings of the Ministry under the Electricity (Supply) 
Acts, 1882 to 1919, during the past year is, therefore, 
worthy of notice. | 
From the abstract of the report which will be found 
elsewhere in this issue, it will be seen that the preliminary 
survey of the present and prospective electrical requirements 
of the greater part of the country, which led to the provisional 


of electrical firma to become members of the Union, with a 
view to securing complete control of the industry. That is 
a policy which naturally cannot be tolerated by the 
employers. It is indistinguishable from the policy which has 
brought ruin upon Russia, in the;shape of the worst form of 
tyranny, violating the fundamental principles of democracy, 
and destroying the last remnants of personal liberty. 89 
long as this policy is pursued by the Electrical Trades 
Union, во long will the electrical industry—and the count- 
less industries which depend upon its operations—be 
harassed and perplexed, and deprived of the opportunity 
for peaceful development and increased production which is 
the key to future prosperity. 

We do not believe that the rank and file of the E.T.U. 
are in sympathy with, or responsible for, the policy adopted 
by their hot-headed leaders ; it is certain that other Trade 
Unions regard it with strong disapproval. According to 
T'he Times of Monday last, Mr. Frank Smith, secretary of the 
Engineering aud Shipbuilding Trades Federation, which 
is likely to be involved, on Saturday earnestly appealed for 


industrial stability; he said: I am convinced that neither 


side wants to fight. Industry is going to pass through a 
great trial during the winter and the early spring, and all 
the evidence we can collect indicates that unemployment 
will increase. But we have no evidence that employers 
want а slamp in the shipbuilding and engineering trades, 
and given 12 months’ stability—a period free from the 
threat of striking or any menace of lock-out or unemploy- 
ment—I believe we should pull through." He hoped that 
the Trade Union Congress next month would “ take a firm 
stand and discourage this policy of strike action which is 
affecting us all.” 

We hope so, too; the last thing we could wish for is a 
stoppage of work, especially at such a time of difficulty and 
uncertainty as the present. But we prize liberty above all 
other blessings, and, if that can be safeguarded by no other 
means, we regretfully conclude that a struggle is 
unavoidable. 

Would that this were the only dispute that threatened 
disturbance to the electrical and engineering industries ! 
Unfortunately, a far greater calamity looms ahead 
in the shape of the miners’ further effort towards 
the nationalisation of the coal mines, the ballot 
for which is now in progress. Тһе disastrous 
consejuences to the whole nation of such а strike 
need no demonstration; there is not one of us who 
would not suffer, and those who would suffer most are also 
those least able to bear the strain—the workers in other 
industries, who, at the will of the miners, would be thrown 
idle, deprived of coal and gas, and quickly reduced to 
famine, for the sake of a cause in which they have nothing to 
gain, but a great deal to lose. The crafty attempt of the 


miners’ leaders to make the strike appear to be in the public 


interest by combining with their claim for increased wages 
a demand for a reduction in the price of coal is a master- 
piece of hypocrisy ; the stoppage of our exports of coal would 
not only throw a greatly increased burden on taxation, it 
would also cut off the inflow of goods to pay for those 
exports, lower the exchange, and increase the price of all 
imported foodstuffs. The miners’ policy is dictated by crazy 
folly ; their demands cannot possibly be conceded, and it 
will take weeks of misery and months of hardship, imposed 
upon the whole country, to demonstrate that obvious fact. 


determination of seven electricity districts, embraced other 
districts of great importance from the point of view of 
electricity supply; numerous conferences were held, and 
much time and thought was given to the problems 
involved in the improvement of existing organisation. 
Before formal or provisional consent could be given 
in the case of applications for consent to the estab- 
lishment of new, or the extension of existing, generating’ 
stations, the Commissioners had to satisfy themselves 
that the need was urgent, that the proposals were 
technically sound, aud that there was no economical 
alternative source of supply available at the moment or in 
the immediate future. This was no light task, and 
it is gratifying to learn that in the majority of applications 
a good case was made out for the works or plant in question. 
The need for increasing the output of electricity in certain 
districts is, at the moment, very real and urgent. 

Another point that will occasion genera! satisfaction is 
that in the few cases where proposals have been submitted 
for the establishment of new private generating stations, tl» 
Commissioners have prescribed regulations governing Ше 
буре of current, frequency, and pressure to b» used with a 
view to the standardisation of electricity supply iu the 
districts concerned. This is in conformity with the policy 
followed in dealing with applications for permission to 
extend existing stations, which for the most part relate to 
plant only, and not to buildings, and has been governed by 
considerations of the necessity of facilitating the develop- 
ment of the electrical industry in any district ; the effect of 
any given extension upon the ultimate development of elec- 
tricity supply in the district; and the undesirability of 
extending a badly-placed station in one district when a 
better situated station in an adj ining district could be 
extended, and thus enabled to assist the first-named station. 

It will be noted that the Commissioners have, on the 
application of certain authorised undertakers, consented to 
such applicants subscribing to the I. M. E. A., the B. E. S. A., 
and the E. D. A. This decision was made possible by 
Sec. 30 of the Act of 1919, and will result in nothing but 
benefit to all concerned. It may also be pointed out that 
Sec. 30 enables undertakers to send delegates to confer- 
ences, meetings, exhibitions, &c., which they were unable to 
do under the conditions prevailing in the past. 

The Minister of Transport draws attention in the Report 
to the fact that ** the fund out of which the expenses of the 
Commissioners are defrayed will be provided by contri- 
butions levied upon the industry (although temporarily 
financed by advances from the Exchequer.)" This comes 
under Sec. 29 of last year’s Act, where it provides that for 
the first two years the Commissioners can borrow from the 
Treasury. Thereafter, over the next three years, repayment 
is to be made by equal annual instalments. The under- 
takings, of course, will have jointly to find this money, 
on the basis provided in the Act, namely, proportionately 
to the units generated. One thing certainly seems sure in 
this connection, namely, that the Commissioners are running 
the Department with scrupulous economy. Gwydyr House, 
despite its arclivological prest'ge, is by no means palatial. 
Its appointments are modesty itself. One might almost 
think it the home of an ascetic order vowed to poverty, 
obedience, and —of course —chastity. Anyhow, undertakings 
may take comfort to themselves that there is no reckless 
expenditure going on. Further, no one could say that the 
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Department wes over-staffed. Altogether, if things go on 
as they are going, the electricity supply undertakings stand 
{э get exceptional value for any contribution they are 
ultimately asked to make. 

In conclusion, the Electricity Commissioners are to be 
congratulated upon the success with which their initial 
efforts have been crowned. The formation of Joint Elec- 
tricity Authorities in various parts of the country is 
progressing satisfactorily, and it is to be hoped that the 
success so far achieved in directing the reorganisation of 
existing sources of supply, and in supervising the initiation 
of pew ones, will continue in connection with future 
proceedings. 


ee ÀÀ— A 


THE British Association is to be con- 
doled with on the unfortunate coincidence 
of its meeting at Cardiff and the strike of 
Corporation employés, which cannot fail to interfere with 
tlie comfort and convenience of the members to a marked 
degree. To this circumstance, combined with the high 
cost of railway travelling, is the small attendance doubtless 
t» be attributed ; instead cf the usual number of 1,500 to 
> 000 members, fewer than 1,000 are present, and the 
uttendance at some of the Sections is very scanty. Admir- 
„Ое arrangements had been made by the local urganising 
committee for the accommodation of the various Sections, 
: ud а full programme of papers and discussions was pro- 
vided, covering a wide range of subjects ; on this occasion, 
however, there appears to be a comparatively small propor- 
tion of matter likely to be of direct interest to the electrical 
industries. 

We give elsewhere abstracts of two of the Presidential 
: ddresges, That of Prof. C. F. Jenkin is noteworthy in 
that it directa attention to the lamentable deficiencies which 
still exist, in spite of the vast amount of research that has 
been carried out, in our knowledge of the properties of 
materials used in the engineering industries, with the 
result that we are still compelled to cover up our ignorance 
by the use of large factors of safety. As in other depart- 
ments of science, we are only now learning to realise the 
enormous importance of small causes from which great 
effects arise; the strength of a steel shaft, for instance, 
may be appreciably affected by producing a high polish on 
its surface, instead of leaving it scored with infinitesimal 
Bcratches resulting from the use of abrasive polishing 
materials. 

On the other hand, we pass to the opposite extreme in 
the address of Prof. Eddington, who showed how science 
could penetrate into the interior of the “giant stars," 
contistiog of incandescent gas—situated at distances 80 
great that light has taken 100,000 years to pass from thein 
to us—and gather from these “borings” information 
regarding the constitution of the atoms themselves. It is 
interesting to note that the observations thus made tend 
to confirm the theories with regard to the constitution of 
matter which have gained acceptance during this century, 
and that no phenomenon conflicting with those theories has 
yet been observed. 


The B.A. at 
Cardiff. 


TEis is the heading of a leaderette in 
the Public." the Daily Mail, which states that ** Light 
ia to be *caught bending' next week at 
Cardiff.” It goes on to say that "We have in Britain 
to-day as original a group of scientific men as any country 
in the world; and they are beginning at last to see the 
wisdom of coming out of their caves and laboratories and 
applying their brains to practical affairs ; to the laws that 
govern heredity, to wireless apparatus, to the uses of alcohol, 
to the migration of fish, to medicinal thought-reading, to 
the possibilities of intensive cultivation— which bulks 
largely this year—indeed to scores of practical themes to 
which their more abstract studies are leading. 
In апу case, it is time most profitably spent if for one 
week in the year our men of science bend their united 
energies to the work of interesting the public in the 


“ Science and 


+ 


advance of science. It is as much the duty of the public to 
appreciate the men of всіепсе as of men of science to come 
to meet the public.” 

Now, what does the Daily Mail think “our men of 
science had been doing during the period before they 
began to see the wisdom of coming out of their caves and 
applying their brains to practical affairs? Does it really 
think that they have suddenly awakened and hurriedly 
worked up papers on the laws of heredity, on wireless 
apparatus, &c., just for the purpose of interesting the 
public during this British Association week ? 

The Шай speaks of * our men of science” with a 
patronising air, a kindly condescension which implies that 
they are rather weird uncanny folk, not quite normal, who 
dwell in ‘caves and laboratories,” and do not usually apply 
their brains to practical affairs—so unlike the brainy 
trumpeters of the daily Press, who gaily talk of ** catching 
light bending" without having the faintest conception of the 
significance of the allusion. "This superior attitude of the 
journalist who, in many cases, cannot even write English 
correctly, and whose mind is blankly opaque to the most 
elementary notions of physical science, is galling to those 
who are able to appreciate the nature and value of the work 
of that band of British scientific heroes, without whose 
efforts, the result of long years of patient training in 
research, the war would inevitably have been lost, on the 
land, on the sea, and in the air. If the lay Press would 
descend from its wooden pedestal and inculcate in the 
public mind that knowledge and love of science through 
which “our men of science”—unexcelled in the whole 
world—acquired their equipment for winning the war, 
instead of perpetuating the sily and antiquated notion 
that they are habitually immersed in useless hobbies of no 
practical utility, it would do real service to the country. 


Ur to the present the minimum charge 
dum has been under а ban. For some time 
Restored, past the Board of Trade, when granting 
an increase of statutory price, has taken 
the opportunity afforded by the application made by the 
supply undertaking, to cut out the minimum charge 
The main motive was to act consistently with the other 
Government departments which in war-time were preaching 
economy and exhorting all and sundry to decrease their use 
of electricity. Now, however, when consumers can again 
be as prodigal as they like in such use, this reason 
vanishes, and the Electricity Commissioners, giving heed to 
the woes of small electricity undertakings, are once more 
inserting the minimum charge in orders. Of course, 
throughout the whole time, the minimum charges existing 
in orders which were not brought to the Board of Trade 
for review still continued operative ; so it was only the 
undertakings which were unfortunate enough not to make 
their undertakings pay, and which were thus compelled to 
have recourse to the Board of Trade, which were thus 
mulcted—obviously an anomaly, although, in the circum- 
stances, unavoidable. However, the paternal benevolence 
of the Commissioners has seemingly been touched, and in 
some new orders, at any rate, the minimum charge is re- 
appearing. | 
There is а change, however, їп the method.  Pre- 
viously the minimum charge was 20 units per quarter 
for all quarters alike. This is now being changed to 
15 units for the winter quarters, and 10 units for the 
summer quarters. This is a substantial reduction, of 
course, but it has to be borne in mind that a greatly 
increased charge per unit is now in vogue, во that 
monetarily the present charge is not so discrepant with the 
old charge as appears at first sight. There is, of course, 
still an anomaly, namely, the case of undertakings which 
have lost their minimum charges on recent orders. These, 
unfortunately, cannot regain their minimum until such time 
as they are entitled to make a further application for a 
revision of charges. Those which have received increases 
under the Statutory Undertakings Increase of Charges Act 
can, however, apparently make further application forth- 
with—if their individual circumstances warrant it. 
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EXTENSIONS AT AYLESBURY. 


THE first Local Government Board inquiry into the 
Council’s application to borrow £21,323 for the purpose of 
erecting the borough electricity supply works was held in 
May, 1914. The initial plant installed consisted of two 
sets of vertical, three-line, Willans- Diesel oil engines direct- 
coupled to 100-Kw. E. C. C. generators, together with a 600- 
ampere-hour battery. | 


FId. 1.—STIRLING 20,000-LB.'BOILERS. 


The public supply of electricity commenced in May, 
1915 ; a large number of consumers was connected to the 
mains, and the manufacture of munitions of war led to a 


demand for considerable quantities of electricity. By the 


end of 1916 the battery had been enlarged by an additional 
50 per cent. capacity, but by this time the demand from the 
munition factories had increased to such an extent that it 
became imperative to further extend the 
generating station plant. A Premier 
horizontal four-cylinder, suction-gas 
engine direct coupled to a G.E.C. 200- 
KW. generator, which was provided with 
a static balancer, was, therefore, put into 
operation in January, 1918. This ex- 
tension, which we described at the time“, 
was found to be insufficient to meet 
the rapidly-growing demand, but for 
various reasons brought about by the 
war, further plant could not be in- 
stalled at that time. 

It may be of interest to recall that 
Aylesbury was the first Diesel engine 
station to start, in August, 1916, the 
use of tar oil (creosote) as a fuel, and up 
to February, 1918, £996 was saved on 
the fuel bill by so doing. Later, by 
the use of anthracite peas in the gas 
plant, a consumption of 1:2 lb. (1:5 lb. 
average) per Kw.-hour was shown in 


for further extensions to be proceeded with, and tenders 
were received for a 400-kw. gas engine set. In January, 
1919, however, an application for a large amount of power 
swayed the decision in favour of a steam installation. This 
was officially inaugurated on August 5th by the Мауогевз 
in the presence of а representative gathering. 


The generating station is conveniently situated near the 


centre of the town, by the side of the canal, which supplies 
the necessary cooling water, and will facilitate the con- 


venient handling of fuel from barges. Two Stirling boilers | 


of the five-drum type have been installed, each as a single 
and independent unit, having a heating surface of 5,800 
вд. ft., and working at a pressure of 200 lb. per sq. in. The 
boilers, fig. 1, are each capable of evaporating 20,000 lb. 
of water per hour; superheaters are fitted to each boiler 
capable of imparting a final temperature of 650° F. to the 
steam. One boiler is fitted with two Babcock & Wilcox 
chain-grate stokers, the other will be fitted with chain- 
grate stokers by the Underfeed Stoker Co. In addition to 
the coal-firing machinery, oil-firing accessories are being 
fitted, as a stand-by in cases of emergency, which will deal 
with any kind of crude oils. The fuel-burning arrange- 
ment is so designed that practically any type of fuel, from 
anthracite to a poor quality of bituminous slack, can be 
handled. 

The feed-pumps are of the double-acting type, by Messre. 
Weir, each pump being capable of supplying the two 
boilers on full load ; they take their supply of water from 
an adjacent hot well, which is in turn fed from three 
sources : first, from the condensed steam from the turbine 
condenser ; secondly, from the old cooling water tank, this 
being an emergency supply controlled by a ball valve placed 
in the hot well; and, lastly, from the Paterson water 
softener. The canal water has a hardness of 24°; it is 
softened by the addition of soda ash and lime to a hardness 


of 84. 


There are two steel chimneys, each boiler being supplied 
with its independent draught system. Sirocco fans, 
driven by variable-speed 30-H.P. motors, supply the 
necessary draught for the fires. 

The steam is led from the boilers to the turbine through 
a 5-in. solid-drawn steel pipe, which is fitted with two 


" Sentinel steam traps and a centrifugal water separator. 


The turbo-generator, by the British Thomson- Houston 
Co., Ltd., is of the Curtis type, haviag three compound 


ТУУ 5 


favour of Ње gas engine. This was a 
saving of 0'2d. per unit, and at that 


Fic, 2.—A B.T.H. TURBO-GENERATOR SET AT AYLESBURY, 
time represented a saving on the fuel bill | 
of about £500 per annum; the figure would have been still 
greater if a large amount of the output had not to be made 
up by the use of the Diesel engines. 

Following tbe Armistice, the Government gave sanction 


"ELECTRICAL REVIEW, April 19th. 1918 ; pp. 365.6. 


impulse stages. Although the steam is supplied at 200 lb. 
pressure, it 18 reduced to about 50 lb. before it reaches 
the turbine blades by being passel through contracting 
orifices. In addition to the usual fittings, the turbine 
is provided with a speed-limiting device to cut off the 
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steam supply should the normal speed of 3,000 R. P. M. 
be exceeded by 10 per cent. Should the lubricating 
oil pressure fail, the steam would also be cut off. The 
governor controls the speed within J per cent. for 
normal charges of load. The turbine, fig. 2, is rated at 
1,000 Kw., or with a 25 per cent. overload, which can be 
safely carried for a period of one hour, it is capable of 
giving an output of 1,600 H.P. 


The condenser, by Messrs. Cole, Marchent & Morley, is 


placed in the basement, immediately below the turbine, and 
is of the contraflow type; it has a cooling surface of 
1,600 sq. ft., and is capable of giving a vacuum of 28} in. 
with the barometer at 30 in. 

The three Edwards air-pumps are driven by a 9-H.P. 
electric motor through gear-wheels, and run at 120 R.P.M. 
The circulating pump delivers 82,000 gallons of cooling 
water per hour through the condenser, and is driven by a 
14-H. P. motor. The cooling water is drawn from the canal 
through a set of straining grids connected to an 18-in. 
cast-iron pipe; the pipe has branches placed in position to 
supply three future turbo-generators, and is designed to 
take a supply of water from the mill stream should the cooling 
capacity of the canal be insufficient. The discharge from the 
condenser is delivered into the canal basin. 

The alternator is of the revolving-field, totally-enclosed 


Fia. 3.—NEw SWITCHBOARD AND CUBICLES. 


type with a D.C. exciter mounted on the turbine shaft. The 
stator core is made of transformer iron, built up in sections 
insulated from one another to reduce eddy currents to 
a minimum. The alternator is ventilated by a fan attached 
to the rotor, and receives air from a wet air filter placed in 
the basement ; the air discharge takes place at the top of 
the stator frame. The alternator generates three-phase 
current at a pressure of 6,600 volts, which is led through a 
wire-armoured, lead-covered, and paper-insulated three-core 
conductor to the cubicle-room. 

The cubicles, fig. 3, are built up of concrete slabs, and 
house the E.H.T. switchgear and instrument transformers. 
Tbe operating board consists of black enamelled slate, upon 
which the operating handles, indicating and. integrating 
iustruments, and meters are fixed. The Tirrill regulator 
automatically regulates the voltage as the load varies 
within 1 per cent. of normal, thus obviating the constant 
attention of the switchboard attendant. A modern system 
of protective gear is installed to safeguard the alternator and 
auxiliaries from damage in the event of overloads, earths, 
and short circuits. А 500-Kw. revereible rotary converter 
is being installed at the generating station. . 

The rotary sub-station is placed about one mile away 
from the generating station, and is fed through a 0°1-inchi, 
three-core, steel-tape armoured, lead-covered and paper- 
insulated cable, capable of transmitting, in addition to the 


power at present required, a further 1,500 H.P. to meet 
future requirements. The present installation at the sub- 
station consists of a 500-Kw. transformer and rotary. The 
H.T. switchgear consists of two truck cubicles, built up of 
cast-iron plates, housing the instruments and protective 
gear. The L.T. switchboard consists of five black-enamelled 
slate panels. А static sub-station is fed by a 0°05-in. 
feeder, and will provide the supply to the housing scheme 
and other consumers. i 

There are some 17 miles of cable laid in the town, the 
supply being laid on to all the 289 street lampe, and thus 
bringing electricity within the reach of practically every 
resident. From the works five feeder cables run to five 
different areas of the town, terminating in cast-iron feeder 
pillars from which the distributors run and branch cff down 
the different streets. The whole of the cables are paper 
insulated, impregnated with insulating oil, lead covered and 
armoured with steel tape. The cables vary in copper 
section from 0'3 to 0°0125 sq. in., and are laid direct in the 
ground. The distributor cables are four-core, three of the 
cores being used for the general supply and the fourth core 
for the street lighting. | ' 

The street lighting is controlled in a novel manner from 
the works by means of remote-contro] switches placed at 
the end of the feeders, and operated by means of the feeder 
voltmeter pilot wires which run in the same core as the 
feeder cables. The immediate control of the street lighting 
from the electricity works effects a great saving in labour. 
A special street lighting wire is advisable, considerably 
reducing maintenance of the mains, and labour of lighting 
and extinguishing. Special all-night lampe or other lampe 
can efficiently be dealt with by means of time switches. 

There are 426 consumers, who last year. consumed 
1,023,845 unite of electricity. The excessive strain on 
the plant will be appreciated from the fact that a list of 
16 comparable undertakings shows an average output of 
790 units per KW. of plant, as compared with Aylesbury’s 
2,000 units per Kw. of plant. 

The capital cost of the undertaking is about £36,682, 
involving an interest and Joan repayment charge of about 
£8,206 per annum. The financial result of the working of 
the undertaking for the year ending March 31st last is as 
follows :— 

Income, £11,262; expenditure, £6,604 ; interest and 
loan redemption, £3,206 ; leaving asurplus of £1,450. 

The lighting and power connections are equivalent to 
923 Kw., excluding a stand-by supply to two works, which 
about doubles the figure. The total plant capacity at the 
works, excluding the battery, is 1,400 Kw. 

In conclusion, thanks are due to Mr. W. A. Turnbull, 
A. M. Inet. C. E., A. M. I. E. E., borough electrical engineer and 
manager, who designed the above extensions and to whose 
specifications they were carried out, for his help in the 
preparation of this article and for supplying the photo- 
graphs from which our illustrations were réproduced. 


Liverpool Strike Settled.—The protracted dispute, in- 
volving the cable jointers and street box examiners, between the 
Electrical Trades Union and the Corporations of Liverpool, 
Wallasey, Birkenhead and Bootle, has been settled, and the men 
agreed to return to work last Monday. The Liverpool men had 
been on strike 13 weeks. The trouble arose through the men, 
whose rate of pay had been arranged by the Whitley Council, 
demanding a further increase, on the ground that men employed 
by private contracting firme were being paid a slightly higher rate. 
The Corporation declined to concede the advance, contending that 
the Joint Industrial Council was the proper authority to deal with 
the application. Thereupon a strike ensued. Last week, after a 
conference, the Liverpool Electrical Trades Union intimated that 
the men would return to work, having agreed to the matters in 
dispute being referred for arbitration to a committee of the 
Whitley Council, which sat in Manchester on Tuesday. 


Electrical Trade in South Africa.—The S.A. Mining 
and Engineering Journal, of July 24th, says: — Business in the 
electrical goods market is very slow, both in town and country, 
and prices remain about the same with a tendency to fall. 
Electrical materials are coming in pretty freely, and according to 
general reports, good stocks are on the way and shortly expected. 
No big contracts are going just now, and dealers are principally 
busy in sales of goods for repairs. However, on the whole, electrical 
goods dealers are not much perturbed over the present slackness, 
which they say occurs periodically, and are looking forward to a 
general improvement in the near future," 
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MESSRS. DEBENHAMS’ 


AN interesting installation of electrical cooking apparatus 
was recently completed, and is now in operation, in the 
restaurant at Messrs. Debenham & Freebody’s well-known 


Еа. 1—TRICITY ELECTRIC COOKING RANGE. 


West End establishment, which both serves as an attraction 
and provides refreshment for the firm's customers in a 
manner that is beneficial 
to both parties. 

The electrical equip- 
ment, of which what 
follows is а description, 
was the joint work of 
two firms that need no 
introduction, namely, the 
British Electric Trans- 
former Co, Ltd., and 
Carron Company, to whom 
we are indebted for our 
illustrations. 

Dealing first with the 
* Tricity ” apparatus, the 
cooking range illustrated 
in fig. 1 comprises three 
ovens having heating 
elements at their tops 
and bottoms. The inside 
measurements of these 
ovens are 24 in. cube; 
they are constructed of 
cast-iron with  sheet-stcel 
Bldes and backs, and are 
lagged with slag wool. The maximum loading of each 
oven is 5 KW., ze, 2 KW. at the top and 3 kw. at the 
bottom, the elements being controlled by two tbree-heat 
switches. 

Three aluminium fish-fryers have also been installed ; 
their inside dimensions are 18 in. by 10 in. by 6 in. deep. 
Each fryer is controlled by а three-heat switch, and is loaded 
to 2:5 KW. 

Fig. 2 illustrates a combined carving table, hot cupboard, 
and Bain Marie. The length of the cupbourd is 6 ft. 6 in. 
overall, its height being 2 ft. 5 in. The overall height, 
including the top shelf, is 3 ft. 5 in., the width of the 
shelf is 12 in., and the width of the cupboard and table 
2 ft. The loadings of this piece of apparatus are :— Carving 
table top, including dishes, 1*5 Kw., controlled by one three- 
point switch ; hot cupboard (which has doors at both sides), 
2:6 KW., controlled by one three-heat switch, and the hot 
shelf is controlled by a three-point switch; Bain Marie, 
4 KW., and is controlled by one three-heat switch. 

T wo switches and two fuses are mounted on each Kartret 
panel and a pilot lamp is provided beside each switch. 

Turning now to the “ Carron " equipment, fig. 3 shows a 
standard electric boiling table, the dimensions of which are 
8 ft. 9 in. long x 2 ft. 4 in. wide; this appliance is built 


Fig 2.—Tricity COMBINED CABVING TABLE, Пот CUPBOARD, 
AND BAIN MARIE, 


ELECTRIC RESTAURANT. 


up of six standard-type boiling fillings, each measuring 
16 in. wide x 22 in. deep. which are fitted in a cast-iron 
frame with a polished moulding all round, ample provision 
being made in the frame for expansion and contraction of 
the fillings. Four of the fillingsare fitted with two boiling 
sections, measuring 12 in. x 10 in. each, and loaded to 
approximately 2 KW., whilst the other two fillings in th: 
centre, are fitted with four smaller boiling sections, each 
measuring 7 in. x 6 in., aud loaded to approximately 1 KW. 
Provision is made that each individual filling can be raised 
to an up-right position in the frame, во as to afford easy 
access to the heating elements and connections when 
necessary. 

A wrought-iron pan rack is provided, and the whole 
apparatus is supported on six strong cast-iron legs staycd 
with heavy angle iron, which ensures a rigid surface to tl e 
boiling table. The switchboard is mounted at a conveniei.t 
height over the apparatus, and each circuit is separately 
controlled by a rotary indicating switch, fase, and pilot 
lamp. 

Fig. 4 illustrates an electric hot-cupboard and Bain 
Marie, the first-named piece of apparatus being constracted 
of cast-iron, with dimensions of 6 ft. 6 in. long x 
2 ft. 9 in. high x 2 ft. 6 in. deep, and provided with 
aground and polished top-plate and moulding all round. 
The sliding doors are of wrought-iron, with polished bancs 
and handles, the back and ends of the appliance being also 
panelled. A shelf is fitted inside the hot cupboard, th : 
heating elements, arranged under a covering plate, being 
loaded to a maximum of 
3:5 Kw., and arranged for 
three-heat regulation. Thc 
top-plate is independently 
heated with element: 
loaded to a maximum of 
1:5 Kw., also arranged for 
three-heat regulation as in 
the case of the hot cup- 
board, both sets of heating: 
elements being indepen- 
dently controlled by 
switches fitted to a separat: 
ironclad switchboard on 
which are also mounted 
the necessary fuses апа 
pilot lamps for each 
circvit, together with the 
switches, fuses, and pilot 
lights forthe Bain Marie. 

The Bain Marie is col. 
structed of heavy gauge 
copper, tinned inside wit : 
pure block tin and polishe.1 
outside ; its dimensions 
are 4 ft. long x 2 ft. 8in. deep. The heating elements 
are clamped to the unde:side, loaded to a maximun 


n. 
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Fig. 3.—CaBRON ELECTRIC BOILING TABLE. 


of 15 Kw., and arranged for thiee-heat regulation, which is 
sufficient to raise a 4-in. depth of water from 45° F. to 
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boiling point in approximately 35 minutes. A removable 
cover is also provided, which is shown in a raised or upright 
position in the illustration. 

Fig. 5 shows a standard treble-compartment electric grill, 
constructed of cast-iron, the interior dimensions of each 
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compartment being 24 in. wide x 18 in. deep, giving & 
total grilling area of approximately 9 sq. ft. The heating 
element in each compartment is loaded to а maximum of 
6 Kw., and arranged for three-heat regulation, the low 
heat having a consumption of approximately 1:5 Kw. 

Each section is provided with a polished wrought-iron 
brander, with cool-grip handles, and the four pairs of 
runners fitted to each compartment are вэ spaced that the 
top one brings the bars of the brander close up to the heating 
element, but allows sufficient clearance for toasting bread. 
The bottom of each grilling compartnrent is white porcelain 
enamelled, with an outlet in the centre, under whicn a 
removable gravy pan is fitted, as will be seen in the illus- 
tration. 

The hot cupboard shown over the grilling compartments 
is the same width and depth as the grill, with a height of 
18 in. A perforated centre shelf is provided, and the whole 
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Fic. 5.—CARRON TREBLE COMPARTMENT GRILL. 


apparatus is mounted on substantial cast-iron legs to bring 
it to a convenient working level. The hot-cupboard is 
heated by waste heat from the grill elements below it, and 
wrought-iron sliding doors are provided with polished centre 
panels. The switchboard is fitted on the top of the 


apparatus, and each circuit is arranged for separate control 
by a rotary indicating switch, fuse, and pilot light. 

In addition to the above plant, there is also a three-tier 
“ Jackson” steaming oven and two stock pots of cast 
aluminium; the latter simply stand upon ordinary 
“Tricity” hot plates. The stock pots, fish fryers, and 
all other cooking utensils are made of aluminium, on 
account of its light weight. It is found possible to make 
aluminium pans with a flat bottom more readily, and a 
noteworthy point is that once the pan has commenced to 
boil, the heat can be reduced, and the pan will continue 
to boil with the lid removed if necessary. With iron pans 
fall heat is required to keep them boiling when un- 
covered. 

As steam is available on the premises for other purposes, 
it is used to heat all water that is needed in the kitchen. 
The apparatus is giving entire satisfaction, and is capable 
of providing between 400 and 600 midday meals, the 
dining rooms having a seating capacity of about 400 


persons. 


With regard to cost of electricity the kitchen is, perhaps, 
fortunate in being situated in the Borough of St. Maryle- 
bone, but it may be said that, roughly, electric cooking is 
25 per cent. cheaper than the old method of using coal and 
coke. In addition, there has to be taken into considera- 
tion the easy temperature control, cleanliness, and other 
well-known advantages of the electrical method, besides the 
e imination of the cost and labour of fuel handling. 

Messrs. Debenhams, Ltd., to whom thanks are due 
for facilitating the preparation of this article, have shown 
commendable enterprise in the use of electricity for heating 
and cooking, as well as for lighting and power purposes, 
the installations in their various establishments being 
of considerable dimensiuns. 


THE BRITISH STANDARD COOKING RANGE. 
SPECIFICATION No. 106 of the British Engineering Standards 
Association is of more than technical interest, for it marks 
an epoch in the development of domestic electrification, and 
shows that experience has now become sufficiently ripe to 
indicate primary requirements, and to permit cheaper 
methods of production without cramping initiative in respect 
of design or detail. We have for many years urged upon 
manufacturers the importance of adopting such measures of 
standardisation as may be found possible, particularly in 
connection with the replacement of heating elements, 
terminals, &c., and we cordially welcome this step in that 
direction. 

Only those who have worked upon the Panels of the 


British Engineering Standards Association know the large 


amount of valuable and voluntary service which it has been 
able to enlist ; the engineering world, however, appreciates 
the resulta, and looks upon its work with growing respect. 

The specification for cookers deals with two standard 
sizes, for families of five and ten persons respectively, and 
offers little scope for criticism ; moreover, it will, no doubt, 
come forward for revision as soon as progress warrants 
change in definition or requirements. 

Generally the specifications issued by the B. E. S.A. suffer 
only from the fact that they define requirements, and cannot 
digress into comment or general observations. In the 
making of them most interesting discussions arise ; points 
culled from experience in use and difficulties іп 
production are carefully explored, and information is 
often revealed which cannot well be incorporated in a 
specification. Much of it might, however, prove valuable 
in the form of memoranda on the subjects dealt with, 
exhibiting as they would something of the scaffolding by 
means of which the specification had been erected. 

In the genera] clauses, reference is made to the insula- 
tion of conductors leading to the elements, by means of 
beads ; it seems probable, however, that the use of semi- 
flexible connections, and such doubtful protection as is 
afforded by beads, may become obsolete in well-designed 
ranges. The possibilities of rigid connections of the bus- 
bar type are promising, ав well as the elimination of many 
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dry or bolted joints by means of electric welding, which has 
proved so adaptable to internal jointing in the winding of 
motors. 

A number of valuable tests are set out, and conditions for 
their performance specified, but reference is not made to 
any definite ambient temperature, or to conditions con- 
cerning the size of, or ventilation in, the testing room, the 
air temperature of which might change considerably after a 
number of ranges had been tested. s 

Earthing is provided for, but the directions suffer from 
the weakness common to most earthing clauses; they 
prescribe the size of cable connectors to be used, in this 
case 0'007 sq. in., but cannot take into account the length 
of wire which may have to be employed to reach a suitable 
earth, or the possibility of indifferent connections. As the 
larger size of range may have a total capacity of 85 amperes 
at 100 volts, it will probably be fused on the main at not 
lesa than 120 amperes, and for sach a low working 
pressure, the earth connection might with advantage be 
heavier to avoid risk of overheating. 

The protection of live metal by guards is dealt with, but 
it is not easy so to guard radiant grill and boiler 
elements as to prevent their being touched with forks and 
at the same time to avoid screening their useful radiation ; 
many elements have come to grief through attempts to make 
skewers red hot or to warm curling irons on them. 

Clauses 9 and 10 deal with sectional switches and cut- 
outs, calling for D.P. cut-outs on each circuit except where 
one pole of the supply system is earthed, a condition which 
is so general that it would be worth while to emphasise the 
necessity for arranging all switches on the live or feed side 
of the supply. 

Where the total loading exceeds 2} Kw., elements are to 
be divided into approximately equal circuits, each with its 
own pair of terminals. Опе must hope that these will not 
be used for the purpose of internal balancing across a three- 
wire system ; such an arrangement may be tempting in 
lightly cabled areas, but will probably bring much trouble 
in its train. One house, one pair of wires, one meter, is 
surely an essential for general domestic supply. 

The limit of range height (39 in.) seems substantially 


too much for the handling and inspection of heavy sauce- 
pans ; it might prove more troublesome to a small cook than 
the usual low oven door is to a big one. 

One of the important clauses (21) calls for oven elements 
to be self-contained and readily fixed or removed. So far, 
in this counection, “readily " has been a comparative term. 
A hand lamp, a few spanners, and one's head in the oven, 
will more or leas readily achieve the removal of some oven 
elements ; others can be changed with but little trouble. 
We have not yet found the “cartridge” element which 
will go in and out as easily as a lamp, and it is, perhaps, 
not worth while to increase cost very much to secure it, but 
standard centres, bolt holes, and terminals should help a 
great deal, and also, if possible, the ability to do all repairs 
without working inside the oven and without taking out the 
lagging. 

There seems room for farther improvement with regard 
to the temperature gradient at the ends of element wires ; 
even where a good mechanical connection is provided 
between the hot wire and its connecting lead, the tempera- 
ture change is abrupt, and if the heat could be dissipated 
gradually from the incandescent portion to the practically 
cold connection, some of the causes of failure would 
probably disappear. 

The specification concludes with useful limite and instruc- 
tions for testing the range and its components, so that 
uniform conditions may be secured. 

From the figures given for energy consumed to raise 
the apparatus from cold to working temperature, and to 
keep it so, it is obvious that out of the four or five units 
per day needed to cook for the average family, something 
like half fails to reach the food, and is dissipated in what is, 
after all, from the point of view of heat conservation, 
the most efficient form of stove yet produced. This is a 
useful reflection which should prevent us from dwelling too 
much on the fact that the conversion of electricity into 
beat in an incandescent wire has an efficiency of almost 
100 per cent.; there may yet be room for someone to 
evolve the “ half-watt cookery range by a radical change 
of method, such as an immersion heater ia every pot, even 
if not eddy currents within the joints of meat. 


THE BRITISH 


TWENTY-NINE years have elapsed since Cardiff was 
last chosen as the meeting place of the British Associa- 
tion for the Advancement of Science, and much has been 
accotnplished in the interval. In 1891, the late Sir 
William Huggins, F. R. S., acted. as president, and his 
address dealt wrth spectroscopic astronomy. Papers 
dealing with electrical subjects oecupied a more impor- 
tant place in that programine than in the present one, 
and among them may be mentioned those on 
“ Electrolytie Problems,” by Mr. Robert L. Mond; 
'* Measurement of Liquid Resistances,” by Mr. J. Swin— 
burne; ‘ The Lighting of Railway Trains Electrically,” 
by Mr. Smith; and A The Telephoning of Great Cities," 
by Mr. А. R. Bennett, ́I. I. E. E., in which the author 
sald: “ A matter which has never vet been seriously 
faced is how the demand for telephonic exchange connec- 
tion, Which, after the lapse of a few more vears, is bound 
to arise in all large cities, is to be met. As yet the 
шегем fringe of telephony, as it will ultimately be when 
developed, has been touched. A time will come when 
every shopkeeper, and almost every householder, will re- 
quire his telephonic exchange connection.“ The prophecy 
contained in the last sentence has been more than ful- 
filled, culminating in the modern problem of the pro- 
vision of sufficient exchanges, lines and instruments to 
meet the demands of would-be subscribers. Another 
paper on telephony was contributed by the late Sir W. 
Н. Preece, F.R.S., who described the working of the 
(then) new telephonic connection between London and 
Paris. Bearing in mind the fact that conversation on 
this line cost eight shillings for three minutes, the pro- 
jected increases in telephone rates may perhaps be borne 
with fortitude. 


ASSOCIATION.— I. 


Cardiff City itself has undergone changes since those 
days, but has never looked back. The population, num- 
bering about 132,000 in 1891, has steadily increased 
until to-day it is estimated at well over 204,000, Until 
the outbreak of war the coal exports had gradually been 
Increasing, and in the last pre-war year, 1913, reached 
a maximum. n 

This year's President is Prof. W. A. Herdman, who 
has for some time past held the office of joint hon. secre- 
tarv. Prof. Herdman has carried out a great deal of 
important work for the Government in oceanographic 
research, &c. One of his missions was an investigation 
of Eastern pearl-oyster fisheries, which involved a 
journey to Ceylon. Among his more recent accomplish- 
ments was the establishment of a marine biological 
station in the Isle of Мап. Prof, Herdman holds the 
Chair of Oceanography at Liverpool University, and is 
honorary director of scientifie work to the Lancashire 
Sen Fisheries Committee. The Vice- Presidents for the 
Cardiff. meeting include the Lord Mayor of Cardiff 
(Councillor G. F. Forsdike, J.P.), the Marquis of Bute, 


the Earl of Plymouth, P.C. (Lord Lieutenant of 
Glamorgan), Major-Gen. Lord. Treowen, C.B., Lord 


Aberdare, D.L., Lord Pontypridd, D.L.,^ and Lord 
Tredegar, D.L. The following are the sections chietly 
interesting to electrical engineers :—A.—Mathematical 
and Physical Science. President, Prof. А. N. Edding- 
ton, M. Se., F.R.S. B.—Chemistry. President, C. T. 
Heveock, M.A.. F.R.S. F.—Eeconomies. President, J. 
H. Clapham, CB. E., Litt. D. 6.— Engineering. Pre- 
sident, Prof. C. F. Jenkin, C. B. E., M.A. L. — HEduca-— 
tion. President, Sir Robert Blair, M. A. 

The usual procedure was departed from, the proceed- 
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ings commencing, early on the morning of Tuesday, 
August 24th, with meetings of the organising and 
sectional committees. ‘The Presidential Address was 
delivered at the Park Hall at 8 p.m. the same day. The 
buildings placed at the disposal of the Association for 
the purpose of the meeting were the City Hall, Park 
Hall, University College, the Technical College and the 
South Wales Institute of Engineers. 

The Presidential Address related to ‘‘ Oceanography 
and the Sea Fisheries.“ Prof, Herdman, in his open- 
ing remarks, paid tribute to the memory of those in the 
world of science who fell in the war, making particular 


mention of Mosely, Jenkinson, Geoffrey Smith, Keith : 


Lucas, Gregory and Leonard Doncaster. Proceeding, 
Prof. Herdman said that many great advances had been 
made in the science of the sea during the past quarter of 
а century. At the previous Cardiff meeting there were 
at least three papers of oceanographic interest contri- 
buted by Prof. Osborne Reynolds on the action of waves 
and currents, by Dr. H. R. Mill on seasonal variation 
in the temperature of locks and estuaries, and by 
Dr. Evans Hoyle, on a deep-sea tow-met capable of being 
opened and closed under water by electricity. The 
speaker noted that he was the first oceanographer to be 
chosen as President of the Association—but oceano- 
graphy was the youngest of the sciences, depending 
chiefly upon the methods and results of other sciences— 
physics, chemistry and biology. Oceanography was 
world-wide in its scope, but also extended beyond our 
globe, and included astronomical data in their relation 
to oceanographical phenomena. In a brief review, the 
President traced the history of oceanography as a science 
from 1873 to the present time, mentioning the names of 
Sir John Murray, Mr. J. Y. Buchanan, and others pro- 
minent in this field. The extent of present-day know- 
ledge of the science of oceanography was then outlined, 
in the course of which Prof. Herdman said that a great 
deal was known about the organisms floating or swim- 
ming in the surface waters (the epi-plankton) and also 
those brought up by dredges and trawls from the bottom 
in many parts of the world. Much still remained un- 
known, or only imperfectly known, even in matters that 
had long been studied and where practical applications 
of value were obtained—such as the investigation and 
prediction of tidal phenomena. Another point of prac- 
tical value was the investigation into the ultimate causes 
of variations in the abundance, sizes, movements and 
qualities of the fishes of our coastal industries. He gave 
many examples of estimates and calculations made by 
oceanographers in this direction, and in conclusion em- 
phasised the importance of oceanography to the whole 
population of these islands—a maritime people which 
owed everything to the sea. 


Engineering Section. 


Presidential Address by Pror. C. F. JENKIN, C.B.E., M.A. 
(Abstract.) 


As the result of his work on problems connected with 
materials of construction for the Air Service, the author has 
come to the conclusion that the time has come when the 
fundamental data on which the engineering theories of the 
strength and suitability of materials are based require thorough 
overhauling and revision. 

Again and again in aeroplane engineering the problems to be 
solved have raised fundamental questions in the strength and 
properties of materials which had never been adequatelv solved. 
The strength of timber is enormously greater along the grain 
than across it. How, then. is an engineer to calculate the 


strengh of a wooden member? There is no theory, in a form 


available for the engineer, by which the strength of members 
made of an anisotropic material can be calculated. It is 
obviously important to get the grain in exactly the right direc- 
tien to bear the loads it has to carry. 

Many of the tests anplied to timber are wrong in theory and 
consequently misleading. For example, the common method 
of determining Young's modulus for timber is to measure the 
elastie deflection of a beam loaded in the middle and to eal- 
culate the modulus by the ordinary theory, neglecting the 
deflection due to shear, which is legitimate in isotropic ma- 
terials: but in timber the shear modulus is very small—for 
example, in spruce it is only ahout one-sixtieth of Younc’s 
modulus— and consequently the shear deflection becomes quite 
appreciable, and the results obtained on test pieces of the 


\ 


it can onlv be used on flat models. 


common proportions lead to errors in the calculated Young's 
modulus of about 10 per cent. | 

Steel is not strictly isotropic—but we may consider it to be 
so to-day. The first obvious question the engineer has to 
answer is: What is its strength? '" The usual tests give 
the Ultimate Strength, Yield Point, Elastic Limit, the Elonga- 
tion, the Reduction of Area, and perhaps the Brinell and Izod 
figures. On which of these figures is the dimension of an 
engine part, which is being designed, to be based? If we 
choose the Ultimate Strength we must divide it by & large 
factor of safety—a factor of ignorance. If we choose the Yield 
Point we must remember that none of the higher-grade steels 
have any Yield Point, and the nominal Yield Point depends on 
the fancy of the tester. This entirely imaginary point cannot 
be used for accurate calculation except in a very few special 
cases. Can we base our calculation on the Elongation—— the 
Reduction of Area—the Izod test? If we face the question 
honestly we realise that there 1s no known connection between 
the test results and the stress we can safely call on the steel 
to bear. The only connecting link is that cloak for our ignor- 
ance—the factor of safety. 

I feel confident that the only reliable property on which to 
base,the strength of any engine part is the suitable Fatigue 
Limit. We have not yet reached the position of being able to 
specify this figure, but a considerable number of tests show 
that in a wide range of steels the Fatigue Limit for equal 
+ and — stresses is a little under half the Ultimate Strength, 
and is independent of the Elastic Limit and nominal Yield 
Point, so that the Ultimate Strength may be replaced as the 
most reliable guide to true strength, with a factor—no longer 
of ignorance, but to give the fatigue limit—of a little over 2. 

If the Fatigue Limit is accepted as the only sound basis for 
strength calculation for engine parts, and it is difficult to find 
any valid objection to it, then it is obvious that there is urgent 
need for extensive researches in fatigue, for the available data 
are most meagre. 

Improved methods of testing are also needed— particularly 
methods which will give the results quickly. — Stromeyer's 
method of measuring the first rise of temperature, which in- 
dicates that the fatigue limit is passed, as the alternating load 
is gradually increased, is most promising. It can probably be 
simplified in detail and made practicable for commercial usa 
Better methods of testing in torsion are also urgently needed, 
none of those at present used being free from serious defects. 
Finally, there is a fascinating field for physical research in in- 
vestigating the internal mechanism of fatigue failure. Some 
most suggestive results have already been obtained, which 
extend the results obtained by Ewing. 

For members of structures which are only subjected to steady 
loads T suggest that the safe stress might be defined by limiting 
the corresponding permanent set to a small amount—perhaps 
} per cent. or 4 per cent. This principle has been tentatively 
adopted in some of the aircraft material specifications. 
Whether this principle is suitable for all materials and how it 
will answer in practice remains to be proved by experience. 
Tt is at any rate a possible rational basis for determining the 
useful strength of a material under steady loads. 

If we admit that the fatigue limit is the proper basis for 
engine-strength calculations, there are a number of interest- 
ing modifications required in the common theory of the 
strength of materials. Tt will no longer be possible to neglect. 
as has been so general in the past, the uneven distribution of 
stress in irregularly shaped parts of machines. It has been 
generally recognised that sharp corners should be avoided 
when possible, but no theory is available to enable the stresses 
at corners to be calculated or to enable their effect on the 
strencth of the member to be estimated. If fatigue is the 
eritical factor in failure under fluctuating stresses, such theorv 
is most necessary. Even the roughest guide would be of 
great value. The nature and magnitude of the concentrations 
of stress which occur in practice have been investigated ex- 
perimentally by Prof. Coker hy his elegant optical method. 
which has given most valuable results, some of which are 
already being need in designing offices. If the mathematical 
theory is too difficult, it may be possible to lay down practical 
rules deduced from such experimental results—but the method 
still has manv limitations. perhaps the most serious being that 
Т believe Prof. Coker 
expects to he able to extend the method to round models. 

As a simnle example to show the importance of the subject 
let us consider the effect of а groove round a straight round 
har subject to alternating tension and compression—such a 
groove as a screw thread. There will be a concentration of 
stress at the bottom of the groove. The ratio of the stress at 
the bottom of a groove to the mean stress in the bar har been 
worked ont mathematically bv Mr. A. A. Griffith, and his cal- 
culations have heen confirmed experimentally by his elegant 
soap-buhble method. The ratio depends on the relation be- 


tween the depth of the groove, the radius at the bottom. and 


slichtly on the angle between the sides. For a Whitworth 
farm of thread the ratio will be about 3. Tf the Fatieue Timit 
is exceeded at the bottom of the groove the metal will fail and 
a minute crack will form there: this crack will soon spread 
right across the har and total failure. will result. Thus we see 
that the safe mean stress in the bar will be reduced to one- 
third of what a plain bar will bear. The truth of this theorv 
regarding the importance of concentrations of stress haa still 
to be proved experimentally; if true, it is of far-reaching im- 
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portance, since it applies to all concentrations of stress in 
machine parts subject to fluctuating loads. 

The theory does not apply to steadily loaded members; in 
these the local excess of stress 1s relieved by the stretching 
of the minute portion which is overloaded, and no further 
consequences follow. 

The theory appears to apply to grooves however small, and 
has an important bearing on the smoothness of the finish of 
machine parts. The surface of any engine part finished by 
filing is certainly entirely covered with scratches. Emery like- 
wise leaves the surface scratehed—though the scratches are 
smaller. If, however, polishing be carried further the surface 
may ultimately be freed from scratches and left in a burnished 
condition. In this condition amorphous metal has been 
smeared over the surface—the smooth appearance is not simply 
due to the scratches being too small to see. The strength— 
under alternating stresses——appears to depend on the form 
of the scratches, and if the ratio of radius at the bottom of 
the scratch to its depth is fairly large, very little weakening 
occurs. It seems probable in the ordinary engineering finish 
produced by emery and oil that the scratches are broad and 
shallow. This subject is being investigated. А considerable 
amount of evidence has been collected from practical experi- 
ence pointing to the important effect which a smooth finish 
has on the strength of heavily stressed engine parts. 

There are more fundamental questions still which must b 
tackled before the simplest questions of all which meet the 
engineer can be answered scientifically. The two most urgent 
and most important questions which I met with during the 
war in connection with aircraft were always the same—Why 
did some part break? and, What is the best material to use 
for that part? It was most disconcerting to find how inade- 
quate one’s knowledge was to answer these two simple ques- 
tions. 

Until the nature of the load which caused the failure is 
known, it is very difficult to take steps to guard against similar 
accidents. For the most urgent reasons, therefore, we require 
to be able to understand the fracture, as in nearly all aircraft 
problems men’s lives hang on the answer. 

Perhaps the quality of steel which an engineer fears most is 
brittleness. He believes that annealing will soften it and re- 
duce the brittleness; so he anneals, blindly. The fact is that 
we Чо not know what brittleness is—we cannot define it—we 
cannot measure it—though there are endless empirical tests to 
detect it. Till we know what it means and can measure it we 
are in a miserable position. 

The suitability of different materials presumably depends on 
their fundamental phvsical properties. These mav be many, 
but some physicists think that thev are vrobablv reallv very 
few, and that. knowing these few. it may be possible to deduce 
all the complex pronerties required bv the engineer and to 
gtate with certainty how materials will behave under anv con- 
ditions of service. This is the most fundamental problem 
which needs solution to enable the knowledge of the strength 
of materials to be put on a sound foundation. It will need 
the co-operation of able physicists, metallurgists, and engineers 
to solve it. 


Mathematical and Physical Science Section. 


Presidential Address by Pror. А. S. Ерріхстом, F.R.S. 
(Abstract.) 


THE author in his address dealt with The Internal Constitu- 
tion of the Stars.“ and explained some of the remarkable 
discoveries which have been made in recent years in connection 
with this subject. In the “ giant ” stars, which consist of a 
diffuse mass of gas, heat is present in two forms—the energy 
of motion of material atoms, and the energv of ether waves: 
in hot bodies faniiliar to us the latter form is of insignificant 
proportion, hut in the giant stars the two forms are of approxi- 
matelv eaual importance. 'The outflowing stream of ethereal 
energy distends the star and relieves the pressure on the 
inner parts; and the transparencv of stellar material to the 
radiation traversing it links the subject of inquiry to. physical 
investigations now being carried on in the laboratorv. In the 
stars we are dealing mainlv with ether waves of verv short 
wave-length, which might be described as very soft X-ravs. 
It can be shown that the mass-coefficient of absorption in the 
star must be between 10 and 130 C.G.S. units. the most likelv 
value being about 35. which is of the same order of magnitude 
as the absorption of X-rays found in the laboratory; more than 
half the radiation is absorbed in a path of 20 cm. at atmos- 
pheric pressure, and this explains whv a star is so nearly heat- 
tight, and can store vast supplies of heat with comparatively 
little leakage. At the high temperatures of the giant stars the 
opacity is the same for all, showing that the absorption of 
which an atom is canable has a limiting value, which is never 
anproached in the laboratory. 
star depends only on its mass, and as these stars all have 
nearly the same luminositv. it follows that the masses are 
remarkably alike— mostly within limits of 3:1. 

The source of heat of the sun and stare is usuallv said to be 
the gravitational energy converted as the star steadily con- 
tracts, but this theorv is untenable; the stars are drawing 
unon some vast reservoir of energv. which can scarcely he 
other than the sub-atomic energy which exists abundantly in 
all matter. and is well-nich inexhaustible—if it could only he 
tapped. It appears certain that all the elements are con- 


The total radiation of a giant 


stituted of hydrogen atoms bound together with negative elec- 
trons, and if only ö per cent. of a star's mass consists initially 
of hydrogen atoms, which are gradually being combined to 
form more complex elements, the total heat liberated will more 
than sutlice to account for the star's energy. 


INDUSTRIAL PSYCHOLOGY. 
Bx E. S. HODGSON. 


PRACTICALLY all industrials are agreed that a proper 
system of scientific shop management and payment by 
results offers the ideal solution to the labour problem. 
Objections conie, however, principally from the trade- 
union side. The workers object, quite rightly, that 
any system of payment by results which is based on 
the achievements of the most skilled is unfair, as it 
makes no adequate allowance for the many workers 
who, through lack of proper training, have been unable 
to attain the necessary degree of skill. German in- 
dustrials seem to be recognising this objection, and 
many of the larger firms are being attracted seriously 
to the question of applying psychological and fatigue 
tests to determine a man's suitability for certain work, 
evidently inspired by the maxim that the right man 
should be in the right place. 

During the war a laboratory for psychotechnical in- 
vestigations was established at the Berlin Technical 
College to deal in a systematic manner with the selection 
and training of apprentices and workpeople. Various 
instruments have been designed and tests prescribed, 
which a number of the larger concerns in Berlin are 
already using. For the apprentices, a number of 
simple tests in attention, sight, touch, feel, have been 
drawn up, and these are applied gradually in the works, 
sometimes by means of suitably designed instruments. 
The apprentices and others are then sent to the labora- 
tory, where the tests carried out in the shop are repeated 
and the results compared. In this way the director 
of the laboratory is able to give the works management 
valuable advice as to the ultimate suitability of the 
apprentices for the work for which they are destined. 

As these tests reach a more advanced stage, they are 
combined with motion studies and time records, as a 
result of which careful charts are drawn up, and a 
sultable average is struck. 

Dr. Schlesinger, one of the directors of the laboratory, 
recently delivered a lecture on the subject before the 
German Society of Engineers, showing the useful in- 
formation that had been gained as the result of a com- 
prehensive series of tests niade at various establish- 
ments. At one works, careful records were kept of the 
progress of a group of apprentices, and their efficiency 
in various subjects (shop practice, mathematics, and 
professional knowledge, designing, and gymnastics) 
noted. By taking a group of subjects in this way, and 
comparing the results in each group, the skilled ob- 
server can readily determine in just what branch of 
engineering or shop practice the apprentice will make 
good. One of the large Berlin electrical firms adopted 
the same idea with regard to female winders, being 
able, as the result, to reject those whose ultimate pro- 
gress would not justify their employment. In the same 
way the telephone operators in one of the telephone ex- 
changes were tested at the laboratory for psychotechnics, 
by шеапз of a specially designed instrument calling 
into play all the faculties in which a high degree of 
development is necessary in their calling, the results 
being plotted in efficiency curves. 

The idea is gaining ground in Germany, and many 
of the workpeople themselves seem to be interested in 
the results, because they realise that they are not likely 
to be put on jobs for which their physical and mental 
efficiency fits them ill. Institutions have also been 
established for testing the suitability and efficiency of 
engine drivers and road vehicle drivers, and for deal- 
ing with the psychology of advertising, to which latter 
subject the Americans undoubtedly owe a great deal of 
their success in publicity. 
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BLECTRICITY SUPPLY IN THE UNITED 
KINGDOM. 


ELECTRICITY COMMISSION’S WORK 1N THE PAST YEAR. 


Tue report of the Ministry of Transport respecting applica- 
tions to, and proceedings of, the Ministry under the Electricity 
(Supply) Acts, 1882 to 1919, during the past year has just been 
issued by H.M. Stationery Office 1132. Price 2d. net], and із 
dated June 36th, 1920. It deals with the work done since the 
last report was issued by the Board of Trade on June 25th, 
1919, and since the transfer of the powers and duties of the 
Board to the Ministry on January 23rd last. 

In the early part of the period under review the Board of 
Trade received four applications for Provisional Orders; the 
documents lodged in connection therewith were in due course 
transferred to the Electricity Commissioners. 

Between the date of the Board of Trade’s last report and 
the date on which its powers were transferred to the Ministry, 
the Board gave consent to the construction of a generating 
station by the Portrush Urban District Council and by the 
Stroud Electric Supply Co., Ltd. Orders were also issued per- 
mitting 18 undertakings to supply electricity to certain speci- 
fied premises outside their prescribed area of supply, extension 
of time for the performance of duties or the exercise of powers 


under 12 Acts and Orders was granted, 73 undertakings, were 


permitted to modify their charges for electricity, consent 
was given to the placing of electric lines above ground to 
22 concerns, and a deed was made transferring the powers, 
duties, and liabilities of the undertaker under the Warminster 
Electric Lighting Order, 1914, to the Warminster Electric 
Supply Co., Ltd. In addition, the Board served notices and 
regulations [dealing with restrictions to the placing of electric 
lines, &с.] on the owners of lines and works constructed with- 
out statutory authority in seven districts. 

It is common knowledge that, since their appointment, the 
Electricity Commissioners have made a preliminary survey of 
the present and prospective electrical requirements of the 
greater part of the country, and have held numerous confer- 
ences in this connection. ‘hey have provisionally determined 
six electricity districts" [the London area has since been deter- 
mined], and the preliminary survey has embraced other dis- 
п of great importance from the point of view of electricity 
supply. 

''he Commissioners considered the four above-mentioned 
applications made to the Board of Trade for Provisional Orders; 
the three applications from the South Wales Electrical Power 
Distribution Co. are still under consideration, but that from 
the Havant Urban District Council was refused. 

The Commissioners have given consent to the construction of 
a temporary generating station by the Belfast Corporation 
pending the completion of the station authorised in January, 
1918. Certain applications for consent to establish new 
generating stations and а considerable number of applications 
for permission to extend existing stations have been dealt with, 
and in the majority of cases a good case was made for the 
works or plant in question. With regard to the establishment 
of new stations, special reference is made to the applications 
of the Manchester and Leicester Corporations, which have 
been granted, to establish at Barton, and Aylestone Road, 
Leicester, respectively stations with initial capacities of 50,000 
and 10,000 Kw., with the possibility of ultimate extension to 
150,000 and 50,000 kw. Concerning the applications of the 
Nottingham Corporation and the Derbyshire and Nottingham- 
shire Electric Power Co., the Commissioners are satisfied that 
two large stations are necessary in the neighbourhood, and they 
have held a local inquiry.t Three other applications for con- 
sent to establish new stations are still under consideration; in 
one case the proposed initial capacity is 66,000 Kw., with the 
possibility of ultimate extension to 200,000 x w.; in another case 
an initial capacity of 45,000 kw. is proposed; and in the third 
case the capacity is as yet undecided. 

In certain cases of the few proposals that have been sub- 
mitted for the establishment of new private generating stations 
regulations governing the type of current, frequency, and pres- 
sure to be used have been prescribed by the Commissioners, 
who have also approved of arrangements for mutual assist- 
ance being entered into between Bristol Corporation and the 
Keynsham Electric Light and Power Co., Ltd., and between 
the Corporations of Nelson and Colne. 

A scale of maximum periods to be allowed for the repay- 
ment of loans raised by local authorities has been fixed, and 
during the six months ended June 26th last, 227 applications 
to borrow money have received consideration. Formal sanction 
has been issued in the case of 55 applications in England and 
Wales involving a total sum of £1,863,405, and in three cases 
in Scotland involving £263,830; no application was received 
from Ireland. ! 

The Commissioners have, on application, consented to cer- 
tain authorised undertakers subscribing to the funds of the 
Incorporated Municipal Electrical Association, the British 
Engineering Standards Association, and the Electrical Develop- 


* ELrcrRICAL, REviEw, May 21st. p. 646; June 11th, p. 764; 
June 25th, p. 815; July 93га, p. 106. | 


+ ELECTRICAL Review, July 30th, 1920; p. 155. 


| ment Association; they have also prepared draft rules of pro- 


сше with respect to applications for special orders under the 
ct. 

The Commissioners have, during their period of office, per- 
mitted 23 undertakers to supply electricity to certain specified 
premises outside their prescribed area of supply. The Minister 
of Transport has allowed 19 concerns to modify their charges 
for electricity; has extended the time for the performance of 
duties or the exercise of powers in the case of five Acts or 
Orders; and has consented to 17 undertakers placing electric 
lines above ground. The Minister, in March last, made an 
order for the cesser of the powers of the Gloucestershire Elec- 
iric Power Co. as to the whole of the area of supply under 
that Act. In addition, he has at present under consideration 
9 applications for the construction of interim 
works. | П" 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear wntil 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Electricity Supply Restrictions. | 


I shall be interested to know to what extent different elec- 
{гїс supply concerns are justified in imposing very difficult 
conditions with regard to the electric motors installed on their 
mains. It seems to me that the requirements imposed by the 
Ealing Municipal Undertaking are frivolous and vexatious, 
and are a severe handicap on any manufacturer who has the 
misfortune to be in the district. 

The large nuniber of different kinds of electricity supply in 
Great Britain make 1t difficult enough for electric motor manu- 
facturers and users. Surely the added inconvenience of use- 
less conditions, which are expensive to attain and which 
achieve no result, is an unnecessary obstruction. 

I shall be pleased to hear the views of other engineers on 
this question. 


London, S. W. I. 
August 19th, 1920. 


J. M. Seddon. 


Tests for Electric Welds. 


I have read with great interest your review on Practical 
Electric Welding " by Mr. H. B. Swift. There is one para- 
grabh towurds the end on which I should like to make some 
remarks. It runs:— | 

Perhaps the most remarkable omission is that hardly any 
mention is made of tests to be applied to determine the quality 
of welds. The author's silence 18 perhaps best explained by 
the fact that there is no specific test for welds. But some 
reference might have been made to microscopic and radio- 
graphic methods, which have а certain measure of utility and 
have been developed to some extent.” * 

I have been interested for some time in the practical ex- 
amination of materials by X-rays, and 1 used to think that 
welds formed one of the most hopeful fields; for certainly at 
the present time there is no method apart from X-rays by 
which a weld can be tested without destruction. In practice 
this applies to the microscopic method, as this means cleaning 
and etching. | 

X-ray photography of any weld up to 1 in. in thickness is a 
quick, easy, and certain job (greater thicknesses can be done, 
of course, but the difficulty increases rapidly). The &mount of 
detail shown is extraordinary, and even those welds passed by 
inspection as practically perfect are shown under X-rays to be 
full of defects. 

From 12 in. to 24 in. length can be taken at one time, the 
whole process occupying а fraction of а minute. If, there- 
fore, there is any object in the laborious photomicrography: of 
a small piece of а weld, surely there is far greater use in the 
easier photography of a greater length, and the argument that 
it would take too much time to do the whole of a long length 
of weld falls to the ground. It would tuke years to do it 
by photomicrography. 

I enclose you an illustration of a particularly interesting 
weld, supposed by the expert who made it to be perfectly good. 
When cleaned off, it was difficult with the naked eye to dis- 
tinguish between the welded portion and the untouched 
portion of the plates. There were no blow-holes or flaws 
visible on the surface, yet radiography shows a large number 
of flaws. The actual presence of one or two of these I tested 
by cutting the metal, the two dark spots being datum points 
formed by lead pellets. 

Few welding people appear to be in the slightest degree 
interested in this new departure; indeed, their remarks lead 
one to believe that they are too much afraid of what the 
X-rays might show in their so-called perfect welds, 

Lloyds do not consider the method useful because it has 
never been tried, and they have no data to check it against. 
T wonder where Lloyds would have been if ships had never 
been tried. 


Н. E. Donnithorne. 
London, N.W., August 23rd, 1920. 
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POWER FACTOR. 


— EU ени 


By C. TURNBULL. 


IN the ELEcTRuicAL Review of June 4th there appeared 
an article by me entitled ‘‘ Power Factor from the Busi- 
ness Man's Point of View," and in the June 25th issue 
there followed а criticism by а correspondent which is 
weleome for two reasons: it keeps the subject alive, 
and it is frank. Frankness is a fine thing in technics, 
for it elucidates dark places, and tends to correct 
errors. А regular course of frank discussion between 
students and professors at our colleges would do more 
to brighten up educational.methods than the ap- 
pointment of five hundred highly paid inspectors, par- 
ticularly if old students were brought into the mélée, 
after they had had enough outside experience to enable 
them to know what's what, and also had gained suffi- 
cient confidence to state their opinions plainly. 

Possibly to '' Correspondent ° the article seemed to 
be written for the purpose of educating business men 
in the technical matters relating to alternating supply, 
but this was not quite its purport. The real object 
of the article was to put into the hands of the sales 
department а weapon by which the man, who is negotiat- 
ing the price for energy, can persuade the consumer to 
do something to improve his power factor, or else to 
pay extra for energy used at low P.F. 

The consumer is not generally anxious to understand 
the problem, for as soon as he does understand it, he 
inust admit that it is just that he should pay a higher 
rate where his power factor is low. But why should 
he pay extra for such current? The answer is that 
electricity supply is a kind of co-operative concern, and 
the total expenses of the undertaking are spread over 
all consumers, and hence everyone is concerned when 
any one consumer uses current at low power factor. 

* Correspondent'' points out, justly enough, that 
wattless current has a useful function in that it supplies 
. magnetising current to induction motors. But this 
argument does not make it clear that the magnetising 
current should be supplied free. On the contrary, the 
fact that wattless current does useful work is а good 
reason why it should be paid for. Consumers who have 
synchronous motors which operate at unity P.F., or 
which even run with leading P.F. (and so bear the 
burden of other people's sins), should get off with a 
lower price. It may happen that the running of a large 
synchronous motor at leading P.F. may do so much to 
reduce the load on the system, that it would pay the 
supply authority to supply energy free to the consumer 
who had it. Yet at present nothing is done to encourage 
people to put in such useful motors. If magnetising, or 
wattless current were charged for on а sound basis, it is 
probable that some large users would install a motor 
generator to give a supply of direct current by which 
they would run many of their motors synchronously. 

Now comes the problem: Why cannot we charge the 
consumer extra for his bad P.F.? People buy all kinds 
of things, the composition of which they don't under- 
stand, and still less do they understand how the price 
is made up. А man buys sausage, for instance, without 
the remotest notion of how it was made, or what went 
into it. Why should he not pay for electricity just what 
the supply authority likes to charge, when the power 
factor could be allowed for in making up the bill? The 
answer to this is that supply authorities, unlike sausage 
makers, are not free to charge as they like. They must 
sell kilowatt-hours, and the problem of charging for a 
current which oscillates between a motor and the systern 
does not seem to have been solved. Suitable meters are 
either not in existence, or if they are, they have not 
come into common yse. The problem will be solved 


А ) 


some day, and then “© wattless " or oscillating current 
will pay its share of the generating costs of the system. 

Here we may usefully discuss in detail just what 
lagging current really is, for lagging current is what 
troubles our mains systems. The text books are not 
very clear on the point, indeed British text books are 
not clear throughout, at any rate to learners (and that 
is just where a text book ought to be clear if it is to 
be of much use). Their authors seem far inore anxious 
to cram pupils to pass examinations than to leave Шеш 
with an entirely lucid and workable understanding of 
their subject. 

The explanation is something like this: When alter- 
nating current passes through a circuit which has 
resistance only (resistance is much the same as friction) 
it behaves like direct current. The current at any 
instant is proportional to the pressure, and what is 
most important, it ceases as soon as the pressure be- 
comes zero, and reverses when the pressure reverses. In 
u word, the current is in phase with the pressure. When, 
however, there is inductance in the circuit—and there 
generally is—the current ceases to act in this highly 
respectable manner. Instead, when the applied pres- 
sure becomes zero, the current over-shoots the mark, 
and continues for a short time in the same direction. 
Even when the voltage reverses, the current continues 
to move under what is virtually its momentum, even 
though it is running against the supply voltage. (Of 


course, current never goes against the voltage really im- 


pressed on it. What really happens is that the momen- 
tum generates а voltage of its own, and the current flows 
in accordance with the algebraic sum of the outside 
voltage and that generated by its own momentum.) 

There is nothing very surprising in all this. When 
one is pedalling along a good road on a bicycle, motion 
does not stop when we cease pushing the pedals. If a 
cart suddenly appears right in front, the bicycle will 
continue to run along some distance in spite of the 
most vigorous application of the brakes, or against the 
back-pedalling efforts of the rider, if he happens to 
have a fixed wheel which will respond to back pedalling. 
The bicycle in fact runs along against the pressure, 
and does work on the rider. Now, when current runs 
with-its pressure it absorbs energy, just as the bicycle 
does, but when current runs against its pressure, it 
does work instead of absorbing it. Thus when a gene- 
rator is working with low power factor current, it is 
only giving out energy when the current is actually 
flowing in the same direction as the pressure. When 
the current overshoots at the end of each pressure wave, 
the generator becomes a motor, and absorbs energy 
from the mains systern. 

This gives us the reason why it is possible to have 
apparently 10,000 k. v. A. going out of a generator, 
with little steam on the engine. ‘The power is there 
right enough, in spite of the airy use of the term 
** wattless current," a phrase which has (justifiably) 
puzzled so many, and is likely to puzzle a good many 
more before our text-books become a little clearer. What 
is happening, of course, is that current is driven out of 
the generator during part of the cycle, and during 
the rest of the cvcle it surges back again and motors 
the generator. It is only necessary for the engine to 
make up the difference between the power which goes 
out and the power which comes back. 

When this energy is metered the meter disk is impelled 
round one way for part of each cycle, and in the re- 
verse direction for the rest of the cycle. If the disk 
had little or no momentum, it would oscillate to and 
fro, moving further in one direction than in the other, 
but having momentum it strikes a balance between the 
forces, and moves forward according to the difference 
between them. 


— | 
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One may illustrate the matter by an analogy. Let 
us imagine a single-acting air-compressor driven by а 
D.C. motor, without any fly-wheel, and let us suppose 
that the air compressor cylinder is connected to a 500-1Ь. 
pressure receiver, without any valve in the connecting 
pipe. The motor drives the piston against a steady 
resistance until it returns, and then the compressor 
drives the motor. We, therefore, get on the D.C. mains 
an oscillating current, first from the mains into the 
motor, and then, when the motor is being driven as a 
dynamo, back to the mains. | 

If we try to integrate the power by means of an in- 
dicator on the cylinder, we will find that there is prac- 
. tically no consumption of energy, and if we have agreed 

to accept pay on this basis, we shall find we have made 
a very bad bargain. This is practically what we do 
when we meter low-power-factor current on an ordinary 
integrating meter, taking no note of the loss that occurs 
in dealing with the power which oscillates through the 
mains system from the generator to the motor and back 
again. 

If consumers were in the habit of putting loads like 
this on D.c. mains, it would not be long before a method 
would be devised for making them pay up. In the 
case of alternating current, the oscillations take place 
so rapidly, & complete cycle taking about the fiftieth of 
& second in most cases, that the whole thing is masked. 


Some rolling-mill motors take their power in a series ` 


of rushes, with а 0.3 power factor, and at that they 
are probably paying the same rate as they would if 
the P.F. were unity! 

A large consumer may take 1,000 k. v. A. of '' watt- 
less current without paying for it. Although classed 
as '' wattless," the current requires as much generator 
capacity, as much switchgear, and mains as if it had 
been '' wattful " current, while coal consumption is also 
increased on account of mains and other losses. In his 
criticism of my first article, ‘‘ Correspondent °? was 
severe on my omission to note that the engine and boiler 
capacity is not increased by wattless current. It may 
seem a strange omission to one outside the commercial 
side of generation on a large scale, but if '' Correspon- 
dent“ will have a heart-to-heart talk with one who is 
familiar with an undertaking supplying thousands of 


square miles, he will find that the statement was not so 


far wrong. The other day I had the pleasure of seeing 
some switchgear for a large station. The cost of it was 
said to be £5,000. It was rated in amperes, and carried 
precisely the same number of them as wattless current, 
as at unity power factor. 

Definition of Power Factor.—We have seen from the 
above that when current is supplied to apparatus which 
causes the current to lag behind the supply voltage, it is 
not all effective. Part of the current works the machine, 
and the remainder oscillates to and fro between the 
machine and the mains. The effect when currents lead 
is similar, but currents do not often lead on present-day 
systems. The apparent power got by multiplying the 
volts by the amperes is, therefore, not the effective 
power. 

Precisely the same thing happens in an oil engine. 
The burning charge gives the piston an impulse which 
is transmitted to the crank on the outstroke, but on the 
return stroke much of the power is taken back to com- 
press the gases in the cylinder. We might use the 
words power factor equally well to denote the ratio of 
the work done in the cylinder, if there was no compres- 
sion, to the work done when compression is deducted. 

It would be awkward if we had to get at the power 
factor by taking oscillograph diagrams in each case, 
working out the effective power, as we do in the case 
of an oil engine. Fortunately for us, our instrument- 


makers have provided us with instruments which give . 


us by inspection the power factor in the form of а 
multiplier which we can apply to the ammeter reading. 
If the P.F. indicator shows a reading of 0.5, it means 
that only half the power put into the motor is effective, 
the remainder being wasted (commercially speaking) in 
oscillations which bring in no money to the suppliers. 


In such & case, if the copper in the supply mains costs 
£200, it means that .£100 worth of copper is taken 
up with unremunerative currents. 

In conclusion, let me once more press the bank 
analogy. A man pays his cheque into the bank, 
and straightway issues cheques for income tax, rates, 
and (if there is anything left) for other bills. Within 
a few hours the money has evaporated. It has not in- 
creased the balance at the bank, and the effect has been 
‘* wattless.’’ Does the banker let the transaction go free? 
Not at all. He charges for it as turnover. Before long 
we will be charging for wattless current ” too. 

A very interesting note on the loss which occurs 
through low-power-factor current is given in Glover's 
Almanac for August 20th. The following extract from 
the note will explain itself. The full statement may 


be seen by the fortunate possessors of that most useful 


calendar: 


The total І R losses of the generating and transmission 
system outlined below have been reduced from 5,610 KW. to 
2,670 KW. by the installation of а 7,880 Ek. v. A. synchronous 
condenser. ; 

Ап alternative is to supply the motor magnetising cur- 
rent from a synchronous condenser near the motor load. A 
7,880-K. v. A. synchronous condenser installed as suggested in- 
creased the power factor to unity at the generating station, 
reduced the I R losses of the system by 2,940 xw., and mini- 
mised problems of voltage regulation. 

This should convince the most sceptical of critics that 
'* wattless ’’ current is neither wasteless nor costless. 

Concluston.—The conclusion of the whole matter is 
that up to the present time, the power-factor problem 
has not received the commercial attention that it 
merits. This is partly due to the unfortunate word 
““ wattless," which has masked the expensive nature 
of oscillating currents. It would help to focus attention 
on the problem if we were to make use of a term de- 
noting inverse power factor, This might be named 
current factor. Instead of speaking of a P.F. of 50 per 
cent., we would speak of а current factor of 200 per 
cent., which would indicate that the motor was taking 
twice the current that was necessary at unity P.F. 

The time has. come for commercial engineers to en- 
courage inventors to bring out instruments which will 
measure the wattless component of lagging currents. 
Too often, when an invention comes out, commercial 
men think it a good thing to get the patent quashed in 
the courts on one of the frivolous pretexts which judges 
think good enough to damn patent cases with. The 
policy is à ruinous one, for it prevents many much- 
needed ideas from seeing the light of day. It would 
be worth while trying to give our commercial men some 
idea of technics, if it could bring them to look on in- 
ventors with the same honesty that they show in other 
transactions. | 


LEGAL. 


STREET OBSTRUCTION. | 


AT Darwen, on August 19th, Messrs. Callender's Cable and 
Construction Co., Ltd., Blackburn, was summoned for ob- 
struction. It was explained that in the course of excavation 
the workmen struck an electric lighting cable and sent for the 
Corporation men to do the jointing. The latter asked them 
not to fill in the excavation until they had finished. Fined 10s. 


- 


CRANE DRIVER’S FATAL FALL. 


А CASE was heurd on August 18th, before Judge T. Mordaunt 
Snagge at the Rugby County Court, in which Edith May 
Chamberlain, of Hillmorton, sued the British Thomson- 
Houston Co., Ltd., for £300 compensation alleged to be due to 
her in consequence of her husband's death in the course of his 
work. In June last he fell from a crane and died three days 
later. It was urged for the company that, as the man fell in 
stepping from one crane to another by means of a girder in- 
stead of using the ladders provided for the purpose, the claim 
could not succeed. For Mrs. Chamberlain it was pointed out 
that there was absence of definite instructions by the com- 
pany, and evidence was given to show that the practice was 
commonly indulged in by crane drivers. Judgment was given 
in Mrs. Chamberlain's favour for the full amount claimed. 
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BUSINESS NOTES. 


Bankruptcy Proceedings. ARTHUR KrRsHaw, 7, Ches- 
nut Terrace, Thornhill Lees, Dewsbury, and CHARLES HERBERT 
Woop, 31, Warwick Road, Batley, trading in partnership as elec- 
trical engineers and merchants at 9, Bradford Road, Dewsbury.—A 
meeting of creditors was held on Friday last, at the Dewsbury 
County Court. -The statement of affairs showed liabilities expected 
to rank for dividend amounting to £4,484. The assets were set 
down at £2,828, leaving a deficiency of £1,858. The causes of 
failure are alleged to be losses on contracte due to fluctuations in 
market prices and workmen’s wages, shortness of capital, law 
costa, and heavy initial business expenses.” The deficiency account 
shows, amongst other items, net loss arising from carrying on 
business from April 1st, 1919, 2471; depreciation of stock, tools, 
trade fixtures, fittings, &c., $717; drawings from business for 
household and personal expenses since April, 1919—Kershaw, £186 ; 
Wood, £185; and damages for breach of contract, £100. The 
Official Receiver states that Kershaw and Wood are each 22 years 
of age, and unmarried. They both joined the Army in 1914, and 
were demobilised in March, 1919. Kershaw commenced the busi- 
neas on April 1st, 1919, with £108 capital, and borrowed £200 
subsequently from a friend. Wood became a partner in the 
business on May 27th, 1919, and introduced £90 capital E 50 of 
which he borrowed from a friend. That amount was still owing. 
Further sums were borrowed by debtors, amounting to £290, from 
the.friend who had previously lent Kershaw £200, and they gave 
him a promissory note for £490. On March 31st, 1920, a chartered 
accountant prepared for them a balance-sheet, which showed a 
deficiency of £862. The trading account gave the turnover for the 
year ending March 31st last £4,674, and the loss on trade during 
that period £833. Debtors stated that in June last, when the 
stock was again taken, they discovered an error in the March 
stocktaking, and that the stock in that balance-sheet should be 
increased by £300. They were first sued on December 31at, since 
which ‘ime they had been sued by 12 creditors, The unsecured 
creditors include 52 claims for cable, lamps, conduits, and electrical 
accessories, &o., £3,281, and money borrowed, £490. In the 
separate eatates, Kershaw has an unsecured creditor for clothing, 
£10 10s., and one for money lent on joint and several promistory 
note, £320 ; and Wood has one unsecured creditor for money lent 
(June, 1919), for £50, and another for money lent on joint and 
several promissory note for £320. Neither debtor has any assets. 
On the proposition of the Deputy Official Receiver, who said special 
proxies had been sent in for the appointment of Mr. Charles 
Turner, chartered accountant, Sheffield, as trustee of the estate, 
amounting to £1,831 out of £2,925 proofs filed and admitted for 
voting, secorded by Mr. E. P. Lobley, Mr. Turner was appointed. 
The following Committee of Inspection was appointed :—Ediswan 
Electric Co., Ltd.; Hallamshire Electric Co., Ltd., merchants, 
Sheffield ; and Mr. Harry Haley, Batley, merchant. 

WALTER DENNELL (trading as W. Dannell & Co.), engineer, 
488, Glossop Road, Sheffield.—The following are creditors : — 


Alexandre, P. C. G. s ee £55 Imperial Motor (1917) Industries 
Broomhall Motor Co ae 80 Ltd. Ре V» wa «s 
City Te and Vulcanising Co., Radium Fire Extinguisher Co., 

L е ее ee oe ae 40 Lt . oe ee ee ee 
Drive’s, Ltd. E ‘és oe 10 Vacuum Oil Co., Ltd. .. #5 12 
General Electric Co., Ltd. .. 10 Ward, W.. T b 5% 14 
Griffith Asbestos and Rubber Retter, B. V. as ie vs 15 

Co., Ltd. Vs E . . 143 „Bankers i ө» „% 21 
Hather, H. & R. = Я 62 


А. R. MEGGETT, electrical engineer, 45, Thrumpton Lane, East 
Retford.—The following are creditors herein :— 


Mayall & Co., Ltd... . . £138 Ward & Goldstone.. ыз .. #25 
Overseas Engineering Со. . 665 Bradford Armature Trading Co. 29 
Premier Accumulator Co. . 81 Bterling Telephone Co. .. .. 18 
B.T.H.Co. . v ws . 45 Haigh, Ben m А .. 40 
Callender's Cable Co... .. 48 Hopkinson, Thos., & Son.. „ 18 
Neecroft, J. A. vox UN ee 8l Teasdale & Humphreys .. .. 10 
Sun Electrical Co. .. А .. 83 Drake & Gorham, Ltd. .. .. ) 19 


Company Liquidatlons.—N ew St. HELENS AND DISTRICT 
T&AMWAYS Co., LTD.—Meeting of members, September 24th, at 
10, Dale Street, Liverpool, to hear an account of the winding up 
from the liquidators, Messrs. E. H. Edwardes and Н. P. Conibear. 

GRAPHITE PLUMBAGO CRUCIBLE CO., LTD.—Meeting of mem- 
bers, September 21st, at 40 and 42, Queen Victoria Street, E.C., to 
hear an account of the winding up from the liquidator, Mr. E. 
Phillips. 

ELIESON ELECTRIC TRACTION Co, LTD.—Meeting called for 
September 2186, at 25, Finsbury Square, E.C., to hear an account of 
the winding up, from the liquidator, Mr. J. Zillhardt. 

ARTHUR Lyon X WerReENcH, LTD.—Winding up voluntarily. 
Meeting of creditors, September 186, at Victoria Road, Willesden 
Junction, N.W. Liquidator, Mr. R. J. H. Ryall. 


Catalogues and Lists.— MARSHALL, Sons & Co., LTD., 
Britannia Ironworks, Gainsborough.—A well-produced catalogue 
(36 pp.) dealing with Marshall high economy, superheated- 
теи. semi-portable engines, Profusely illustrated by photo- 
graphs. | 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
Е.С. 4. — A 12-paged booklet, “Electric Vacuum Cleaners,” 
describing various types of cleaners and accessories; also Leaflet 
No. H 2345, dealing with art-metal electric fires. Both publica- 
tions are fully priced and illustrated. 

MESSRS. SIMPLEX CONDUITS, LTD., Garrison Lane, Birmingham. 
—Illustrated aud priced leaflets dealing with house-service cut- 
outs and ironclad distribution boards of a new type. 


“The Monthly Magazine of Messrs. Hiaas Bros., Sand Pits, 
Birmingham, Vol. II, No. 6 (pp. 24, figs. 4), September, 1920, com- 
prises a price-list and stock-lists of p.c. motors of from 0'17 to 
50 H.P., and of А.С. machines of from 1 to 35 Н.Р. 

Messrs. BELLING & Co., 3, Derby Road, Edmonton, N.—Two 
booklets illustrating and describing " Belling " fires, cookers, and 
other electrical domestic appliances. 

Messrs, A. EMANUEL & Sons, LTD., 7, George Street, Man- 
chester Square, W.l.—lIllustrated and priced preliminary folder 
dealing with electric light fittings. The firm is able to deliver 
from stock all the fittings illustrated in the finishes specified. 

Messrs, MATTHEWS & YATES, LTD., Swinton, near Manchester. 
Four illustrated and priced lists. Nos. 22/4 and 22/5 deal with D.C. 
“ Oyolone" motors; No. 129 describes hot-air blast bottle-drying 
apparatus; and No. 131 deals with a compact and adaptable steam. 
heater. 

Messes, AUTOMATIC AND ELECTBRIO FURNAOES, LTD., 281, 


Gray's Inn Road, W.C. 1.—Heat Treatment Bulletin No. 24: 


" Volume Changes in the Heat Treatment of Steel," by Dr. L. 
Aitchieon, 

THE BENJAMIN ELECTRIC, LTD., Tariff Road, Tottenham, М. 17. 
—lIlluetrated and priced interim list No. 515, containing illustra- 
tions of several newly-designed lighting fittings. 


Trade Announcements. — THE Lonpon ELxOrRILO 
SroRES, of Falwood House, High Holborn, W.C. 1, have been 
appointed sole selling agents for Great Britain for the Electro Con- 
struction Co., of Wandsworth, London, manufacturers of ironclad 
fuseboards, &c. 

THE J. G. Britt. Co. have removed from 110, Cannon Street, 
London, to 150, Southampton Row, London, W.O. 1. Telephone 
number: Museum 5313. Telegrams: “ Axles, London.” А 

THE CAMBBIDGE AND PAUL INSTRUMENT Co., LTD., has 
changed the address of its head office and showrooms to 45, 
Grosvenor Place, London, S.W. 1. Telegrams: Unipivot, Sowest, 
London. Telephone: Victoria, 7640. 

Messrs. MURRAY Coomss & RICHARDS, advisory and inspecting 
engineers, of Crosa Keys House, 56, Moorgate Street, E.C., have 
been appointed representatives for the United Kingdom and 
Europe by Messrs. W. G. Watson & Co., Ltd., Sydney, Australia, 
and are moving forthwith to Premier House, 150, Southampton 
Row, W.C. Telephone No. : Museum 5303. 


New Zealand's Electrical Imports.— The values of the 
imports of electrical goods into New Zealand from 1916 onwards 
were as follows :—1916, £474,455 ; 1917, £332,587 ; 1918, £343,395 ; 
1919, £560,539. 


Dissolution of Partnership.— S5. PLATT & H.C. LAwDHAM, 
Shenfield Garage, motor and electrical engineers, Shenfield, Essex.— 
Meaars. 8. Platt & Н. C. Lawdham have dissolved partnership. 
Mr. 8. Platt will attend to debts. 


Private Meeting. —H. H. SPEKE, electrical and motor 
engineer, 10 and 11, Queen Street, Wolverhamp‘on.—A general 
meeting of the oreditors in this matter was held on the 17th inst. 
in London, when the representative of Messrs. Hogan & Wardrop 
presided. The statement of affairs which had been prepared by 
Mr. D. E. Campbell, of Messrs. Campbell & Jordan, І.А, Wolver- 
hampton, showed liabilities to unsecured oreditors £2,900, and 
assets comprising stock in trade at estimated cost £5,634, plant, 
fixtures, and fittings £204, book debts £552, estimated to produce 
£450, and cash in hand and at bank £12, making a total of £6,300, 
from which had to be deducted preferential oreditors £43, leaving 
net assets on the basis of a going oonoern of £6,257, or a surplus on 
this basis of assets over liabilities of £3,358. The statement also 
set out the assets on a realisation basis, and these totalled £3,900, 
or a surplus of £1,000. Mr. Campbell, in explaining the statement, 
said that the debtor started business 10 years ago, with & capital of 
£300, so that it was obvious from the figures which were now 
submitted that he had done a substantial business, and had made 
considerable progress since he started. In 1913 the sales were 
£623, in 1917 they had increased to £2,543, in 1918 they were 
£4,529, in 1919 £6,540, while for the period up to July 24th, 1920, 
they were £4,192. On the basis of a 25 per oent. gross profit the 
gross profita of the business would have been £1,132, £1,635, and 
£1,018 for the last three periods that he had mentioned. The 
expenses in 1919 were about £950. The net profits, which in 1913 
were estimated at £84, gradually increased, and for the whole of 
the period under review totalled £2,486, against which the drawings 
had been about £1,100. Mr. Campbell stated that the only way in 
which he could account for the surplus was that the profit that 
the debtor had made had exoeeded the figures that he had put 
down. 

Mr. Poppleton said that whether they took it as a going concern 
ог оп a break-up basis, it was obvious that there was a very sub- 
stantial surplus, He understood that the debtor was anxious to 
carry on the business, and it was clear enough that he was justified 
in this expectation. He had kept his books in an orderly way, and 
the only question for the creditors was to determine how the 
creditors were going to get their money. The debtor had executed 
an assignment, and a good many of the creditors had assented, and 
it was advisable that they should try and husband the business as 
far as possible. 

Mr. Houston pointed out that the real decision come to at the 
previous meeting was that the debtor should oonsult his friends 
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with a view to a guarantee being found for the payment of 20s. in 
the £, spread over a period. Mr. Campbell stated that the debtor 
had not been able to find any guarantee. 

Mr. Houston said that the real obstacle in the matter was 
the suing creditors, Messrs. Brown Bros., Ltd., who had obtained 
judgment, and it depended on what they were likely to do. 

The representative of Messrs. Brown Bros. stated that his 
instructions were to "vote against everything," which led to the 
observation on the part of a creditor that this was not a very 
hopeful outlook. 

One oreditor said that the business had mostly been ooncerned 
with the motor trade. The trustee was asked what the stock con- 
sisted of, and he said that Mr. Speke dealt largely in electrical 
goods, and the stock comprised £3,113 worth of such goods, while 
there were tools to the extent of £1,661. 

A lengthy discussion then ensued, during which many sympathetic 
remarks were made concerning Mr. Speke, several creditors express- 
ing the view that he should be allowed to continue trading. In 
the result, & resolution was passed to the effect that a new deed of 
assignment should be executed to Mr. Campbell and Mr. G. G. 
Poppleton as trustees, with a Committee of Inspection consisting 
of some of the principal creditors. The estate, therefore, will be 
administered under this deed. 


Threatened Coal Miners’ Strike—On Tuesday last the 
coal miners commenced to ballot for or against a national strike ; 
their leaders expect a majority in favour of a stoppage, and fore- 
shadow a strike within three weeks. There is no public sympathy 
with the miners, the disastrous results that would follow a strike 
being fully appreciated. The miners’ demands are :—2s. a shift 
increase in wages, and a reduction of 14s. 2d. per ton on the price 
of household coal, The Government's reasons for refusing the 
demands are :—Ooal is supplied to home consumers at the present 
cost of producing it, and the present profita on export ooal belong 
to the country, and should benefit it through the Exchequer. The 
important dates in connection with the ballot аге :—August 30th, 
ballot result; August 31st, Triple Alliance (miners, railwaymen, 
and transport workers) meet; September 2nd, strike notices 
to be handed in if ballot favours stoppage; September 
18th, strike notices expire; and September 20th, strike 
to begin if decided upon. The Government is arranging to main- 
tain, as far as possible, the essential services of the country in the 
event of a strike. The motor-transport services for the conveyance 
of foodstuffs, which were worked last autumn during the railway 
strike, would probably again be employed. In the event of a 
strike, export of coal would probably be stopped immediately, and 
the train services restricted. The Government is said to have 
already requested coal retailers to ration their customers evenly, 
allotting them only a proportion of their full orders. This week, 
Mr. Robert Smillie revealed the real reason for the demand for a 
reduction on the selling price of household coal. If this is taken 
off, many pits now producing coal for internal consumption will 
be unable to supply it exoept at a loss. Mr. Smillie says that this 
loss and the increased wages can be met out of the £65,000,000 
profits that the State now takes from the export of coal. This 
means that the taxpayer will have to provide £66,000,000 in 
some other form of taxes, and, what is more—and this is said to 
be the real object of Mr. Smillie's demand—the whole machinery 
of State control over the coal industry will have to be reimposed. 
Mr. Smillie wants this as a prelude to nationalisation. 


For Ѕа1е.—Мв. D. B. NETTLETON will sell by auction, 
on September 6th, 7th, 8th and 9th, at Messrs. J. Whitley, Ltd. 
(in voluntary liquidation), Eagle Works, Well Lane, Halifax, an 
extensive engineering plant, including electric power and lighting 
installations, tools, Xo. 

Swansea Corporation electricity department invites offers for 
one 600-Kw. D.c. Westinghouse generator with control panel direct 
driven by a marine type triple-expansion engine with circulating 
pump, &c.; also three Lancashire boilers complete, For full 

i , see our advertisement pages to-day. 


The Overtime Ban.—The Manchester District Com- 
mittee of the Electrical Trades Union gives notice that the men will 
not work overtime or on breakdowns, repeirs of plant, or mainten- 
ance work generally, inclusive of meal times or on the usual holidays, 
until а satisfactory settlement is arrived at between the employers 
concerned and the Union. 

The announcement that the Partington Steel and Iron Co., 
Manchester, which employs over 5,000 men and youths at its 
works on the Ship Canal at Irlam, has placed its employés on 
day-to-day employment, is now followed by the statement that 
other leading firms in Manchester and Salford will follow 
this example. Amongst others affected are Beyer & Peacock, 
Armstrong, Whitworth & Со., Orossley Bros, Hetherington's, 
Bailey & Co.,and Jackson, Brookes & Doxey, who jointly employ 
over 30.000 men and youths. The refusal of the men to work over- 
time is a consequence of the rejection by the Industrial Court of an 
increase of 6d. an hour.— Daily Herald, 


Belgium Recovering.—There is a fairly general belief in 
this country that Belgium is recovering from the ravages of war at 
a more rapid rate than any other of the late combatants. and an 
American commercial report from Brussels confirms this with some 
solid facts which might be brought to the notice of certain people 
in this country. “ More work, more economy, and less paper 
money," we are told, are the dominant factors in the economic 
reconstruction of Belgium, and it is significant that the banks in 
their annual reports should agree that the first stage—more work— 
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has been accomplished. Each day sees all classes of industries 
increasing their pre-war output, and the Belgian miners certainly 
show us the way in now producing at least as much coal as they 
did before the war. 


Examinations in Electric Light Switching.—Sending 
us а special notice of the resumption of their plan of awarding 
money prizes in connection with their free examinations, Messra. 
А.Р. Lundberg & Sons comment severely on the action of the City and 
Guilds Institute in dropping the Ordinary-grade examininations in 
" Electrical Engineering " and ‘ Electrical Installation Work," 
leaving only the Honours Grade, which will probably be discon- 
tinued also for want of support,.—for the entrants for the Honours 
Grade were the successful examinees in the Ordinary Grades. 
Messrs. Lundberg hold that efforts should be made to revive the 
examinations in the Ordinary Grades, under the control of some 
body more familiar with the practical requirements of the industry 
than the City and Guilds Institute or the Education Department. 

In the meantime, their own examinations, to some extent. fill 
the gap, and they have doubled the total value of the prizes, besides 
increasing their number, the prizes in the three grades varying from 
£10 downwards; the aggregate value is £27. 


L.W. Dynamos and Motors.— Having purchased the de- 
bigns, jigs, tools and goodwill of the dynamos, motors, &c.,of Messrs. 
Arthur Lyon & Wrench, Ltd., the firm of TopMAN, RYALL & Co., 
LTD., 17, Victoria Street, S.W. 1, has been formed to carry on the 
manufacture and sales without a break. Theactual manufacture is 
being undertaken by the Aircraft Manufacturing Co., Ltd. (pro- 
prietors, B. S. A., Ltd.), Hendon, N.W., in accordance with Messrs, 
Todman, Ryall & Co.'s designs, and solely to their orders. The 
machines are all tested by the company’s engineers at the Air 
Co.’s works, and all parts are interchangeable with the A. L. & W. 
machines ; the A. L. & W. staff engaged on the production has been 
largely transferred. Further supplies of machines and of spare 
para о ое obtained from the new company, а large stock being 
available. 


Congratulations,— We are pleased to learn that a 
conference took place last week between representatives of the 
National Alliance of Employers and Employed and the Industrial 
League and Council, as a result of which it was agreed to recom- 
mend the amalgamation of these bodies. The Joint Executives 
will meet shortly to consider the report and to work out the 
details. There will then be created the most influential body of 
employers and employed which has ever existed in any country. 
Many leading employers and prominent Trade Unionists are 
connected with one or other of the amalgamating bodies, and the 
main object to be pursued will be the bringing together of Capital 
and Labour with a view to the avoidance of labour troubles, the 
joint consideration of matters appertaining to their industries, and 
the general industrial welfare. 


Swedish Exports.—The imports of electrical machinery 
into Sweden in the first half of the present year were of the value 
of 7,128,000 kr., as compared with 954,000 kr. in the corresponding 
period of 1919. On the other hand, the exports of electrical 
machinery, which amounted to 4,116,000 kr. in the first six months 
of 1919, increased to 6,459,000 kr. in the corresponding period of 
1920. The exports of telephone and telegraph apparatus, however, 
declined from & value of 4,672,000 kr. to 2,579,000 kr. in the same 
periods respectively. 


Lead.—In their report dated August 21st, MESSRS. 
G. Cawson & Co. say :—The market this week has not shown much 
change. Prices are 7s. 6d. to 10s. per ton dearer in all positions. 
There is still a premium of 58. to 10s. per ton on forward lead. 
Closing prices are :—August and September, £35 15s. to £36 ; 
October and November, £36 to £36 bs. Prices have been main- 
tained entirely by some further demand from the States. Although 
this demand is not important, it is at present sufficient to maintain 
prices. The home trade demand has entirely ceased for the present, 
and there has been some falling-off in the inquiry from electrical 
works, as there are serious indications of & strike, which may hold 
up consumption. Meanwhile, arrivals continue to come in freely, 
and there is a plentiful supply of lead. 

The reporta from producing centres continue satisfactory, and 
even Germany is now sending more lead to this country. So long 
as transport difficulties continue in the States, we may still expect 
some demand from that direction. The high price ruling there, 
however, will soon have its influence on American producers, and 
cause them to protect their own market against large importa of 
foreign lead. The settlement of the Australian strike appears to be 
imminent, although it will take them some time to get back to the 
pre-war output. 

Messrs. JAMES FORSTER & Co. say :—Large business has again 
been done for America this week, and we know that transactions 
up to at least 3,000 tons have taken place, most of the lead sold 
being for immediate shipment. This sort of thing has been going 
on for several weeks now, and we shall not be surprised if exports 
this month exceed the total importa. 


German Heating Apparatus.—As an instance of the 
influence exerted by the German tax on exports, it is stated that 
while the home price of a certain size and type of electric heating 
apparatus is 45 marks, orders for export have to be accepted at 
42 marks, ag the apparatus otherwise is unable to compete. As, 
however, the exporters have to pay 8 per oent. export duty, and 
there thus only remains 38'60 marks, it is said that they are now no 
longer able to compete in external markets, 
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Meeting of Creditors.— Re JOHN SMALLWOOD, electrical 
engineer, 7, High Street, Hitchin.—Meeting of creditors held 
August 18th, Mr. Alfred Waters presiding, at Balfour House, 
Е.С. 2. The statement of affairs as at August 18th, 1920, sub- 
_ mitted by Messrs. Corfield & Cripwell, showed that there were 
liabilities of £752, and assets amounting to £719, leaving 8 
deficiency of £32. It was stated that the debtor had been in the 
electrical trade а good many years, Early last year the business 
was handed (ver, free of all liability, to the son, Н. W. Small wood. 
returned from the Army, but the change was not a success. The 
debtor consicerei that the present position had been brought about 
entirely owing to the unsatisfactory management of the business 
by the son, who gave up some seven months ago. The father 
again assumed control ; there was never any partnership arrange- 
ment between them. It was resolved at the meeting that the 
debtor should execute а deed of composition to Mr. W. Osborne, 
of Corfield & Cripwell, as trustee, he to discharge a composition of 
168. 8d. in the £ on terms to be determined by a committee of 
inspection. А > 


Outing.—The Sheffield Electrical Social Union had a 
very enjoyable outing on Saturday, August 21st. when a party of 
members and friends, numbering 56, had a motor tour round the 
Dukeries. Tea was partaken of at the “Hop Poe“ Hotel, 
Ollerton. ў 


Book Notices.—‘ The Metropolitan-Vickers Gazette." 
Vol. VI, No. 88 (20 pp.).—The July issue of this interesting journal 
includes articles on Labour in the United States," An 80-ton 
Floating Crane," and Electrical Characteristics of Transmission 
Circuits.“ 

Circular No. 92 of the U.S. Bureau of Standards, Operation and 
Care of Vehicle-Type Batteries (94 pp.). -A very complete 
manual describing ty pes of accumulators, the keeping of battery 
records, and proper operation. 

„Text- Book of Engineering." By Dr. A. Thomalen, translated 
by G. W. O. Howe, Pp. xi + 182; figs. 480. London: E. Arnold. 
Price 288. net. : 

" Industrial Control: The Application to Industry of Direction, 
Control, and Light." Ву F. M. Lawson. Pp. xiv + 130; 19 
illustrations, London: Sir I. Pitman & Sons, Ltd. Price 
88. 6d. net. 

“Journal of the American Institute of Electrical Engineers. 
Vol. XXXIX. No.8. August, 1920. New York: The Institute. 

Conquest for August includes, amongst other interesting items, 
an article on "The Mechanism of the Thunderstorm." by W. 
Parkinson, dealing mainly with cloud formas. 


The Chinese Electrical Market.—A recent trade report 
states that "electrical equipment" figures among the principal 
importe into Mukden (China); the Japanese at present have the 
bulk of the trade, while American electrical apparatus is being 
used in constantly-increasing quantities. . 


Electricians’ Lock-Out Suspended.—The River Thames 
Dry Dock Proprietors and Ship Repairers’ Association of the Port 
of London, which notified the E.T.U. that a lock-out of its members 
would commence on the 23rd inst., has suspended the notices as а 
result of informal meetings between the Union and the Association. 


Swedish Electrical Companies.— Norrkcepings Elektrod 
Aktiebolag (Norrkkoeping Electrode Co.) has decided to increase 
its share capital from the present kr. 825,000 to kr. 1,425,000 by the 
issue of new shares at par.—tevter's Trade Service, 

Motala Stroems Kraft Aktiebolag (Motala Electric Power Co.) 
has decided to increase its share capital by kr. 330,000, raising it 
from the preaent kr. 1,980,000 to kr. 2,310,000 by the issue of new 
kr. 1,000 shares at par.—Jeuter's Trade Service, 


LIGHTING AND POWER NOTES. 


Australia. —NEW SoutH WALES.— The Town Council 
of Wagga is considering an electricity scheme which is to cost 
£75,000, including £13,000 for reticulation.— te ter's Trade Service 
(Sydney). 


Birmingham. — ELECTRICITY SUPPLY. — Mr. E. J. 
Jennings, secretary of the Birmingham Electric Supply Department, 
has replied to complaints made last week in the Birmingham presa, 
as to the inability of manufacturers to obtain sufficient electricity. 
He points out that the work of putting down the new generating 
plant has been greatly hindered by strikes and shortage of building 
labour. It was due to the Government embargo that the new 
Nichella power station was not put in hand sooner, Recently it 
had been found necessary to place restrictions on certain power 
users, owing to the breakdown ef two large machines a few wecks 
ago. Oneofthese machines, it was expected, would be again in 
commission ina fortnight's time, when the position would be some- 
what eased. The other machine would not be ready for return to 
the Birmingham works for 10 weeks. The only consumers to 
whom it has been found necessary to limit supplies were those who 
contracted for a night aupply only, and who had hitherto been 
allowed unrestricted supplies, or those who signed an undertaking 
not to make use of the supply during any portion of the day in 


which the department might find it necessary to curtail output. 
The department was not in а position at the present time to accept 
applications for new supplies. 


Burnley. — EXTENSIONS  DErERRED.—The Electricity 
Committee has decided not to make any further extensions of 
electrical mains until it possesses adequate generating plant. The 
Council has already sanctioned the installation of further plant, 
but there is no possibility of this being in use next winter. 


Canada. NEW Brunswick WATER PowER.— Plans 
for the development of Lepreaux River under the Water Power 
Act, passed at the last session of the New Brunswick Legislature, 
are being worked out. | | . 

At the Big Falls, where there is а head of 100 ft., the plans call 
for the development of 2,250 Н.Р. for a 24-hour day, and 5,000 H.P. 
fora 10-hour day. Atthe Lower Falls, where there is a head of 70 ft. 
at low tide, about two-thirds of the power of the Big Falls is 
available. Up the river there is the Ragged Falls with a head of 
96 ft., making for the three falls a total head of 260 ft. 

At the Big Falls the dam would be about 600 ft. long at the 
crest. and would give a pondage 6 miles long by an average 
breadth of 350 ft.— Electrical News. 

STAND-By PLANT.—The Hydro-Electric Power Commission of 
Ontario has given instructions to its engineering staff to install 
& 50,000-H.P. steam plant at a point which is yet to be determined, 
in time for the winter load of 1921-22. This will be in two 
25,000-H.P. units. At the present moment a number of Hamilton 
sites are being considered.— Electrical News. 


Celebes, — WATER POWER. — Finance and Commerce 
learns that preparations for opening up the immense deposits of 
iron ore and other minerals in the Celebes аге going rapidly 
forward, the first business being to provide the water power from 
the adjacent lakes. In the meantime, says the journal, firms 
interested in the supply of machinery should be keenly on the 
watch for contracts for mining, smelting, and refiniug plant, elec- 
trical plant, and all sorts of accessories. Heuter's Trade Service 
(Shanghai). 


Chorley. — POWER Sration.—At the Rural Council 
meeting, on August 19th, a notice waa read of a proposal to con- 
Btruct a generating station near Preston by the National Electric 
Supply Co. 


Continental, — Russ1a.— Prof. Lomonossow, head of the 
Russian Traffic Department, referring to plans of the Soviet Govern- 
ment for the unification of the electric power stations of Russia 
said that three such stations were at present being formed the 
first on the River Svir, which connects Lakes Ladoga and One ra; 
the second on the River Volkhov ; and the third north of the Black 
Sea, on the Dnieper, between Ekaterinenburg and Alexandrovak. 
An obstacle in the way of the unification of the electrical system 
was the shortage of water turbines, the only countries really able 
to deliver which were, the Profesaor is reported to have said, 
America, Germany, and Sweden.— teuter's Trade Service (Berlin). 

DaNZIG,—The Danzig City Council recently approved a new 
scheme of charges for electricity, and the tariff adopted provides 
for a coal clause. The basis price for coal is 460 marks per ton 
delivered at the works, and the variation in the charge to the oon- 
sumer will be 1 pfennig per KW.-hour for every variation of 
2°60 marks in the coal price. The cost of production of electrical 
energy at Danzig has risen from 10°66 pfennigs per Kw.-hour in 
1913-14 to 122'05 pfennigs in 1920-21. 


Dublin,.—LasouR DisPruTE.—Labour trouble at the 
North Wall Quay, Dublin, has involved the stoppage of electric 
lighting in the London and North-Western Railway Co.’s extensive 
premises there. 


Dutch Indies.—WaTER-PowER.—It is reported from 
Weltevreden, Java, that the Exploratie Maatschappij Assahan, 
which has obtained a concession to utilise the water-power of the 
Assahan River, is having plans for this purpose prepared in Europe. 
The company proposes to erect а large factory for the fixation of 
nitrogen. 


Ince.—PuxPriNa. PLANT.—The Urban District Council 
has applied for a loan of £9,000 for the provision of electrical plant 
at the Golborne pumping station. | 


Kilmarnock.—FLooDs.—A serious stoppage of the Kil- 


- marnock generating station, last week. is reported by the Glasgow 


Record, It seems that the embankment of the river Irvine gave 
way, and the Corporation works were completely flooded, the water 
in the basement being 9 or 10 ft. deep, and а good deal of damage 
was done to plant. The supply of electricity was interrupted, and, 
in consequence, most of the public works in the town and 
throughout a large part of North Ayrshire had to close down, 


London.— ELECTRICIANS’ WAGES.—AÀ settlement of the 
dispute between the L.C.C. and its electrical workers was arrived at 
early this week, at а conference between the Highways Committee 
and the London Distriet Committee of the E.T.U. It is claimed 
that an average of 2d. per day less than the average district rate 
has been paid by the L.C.C. for the last month. 


Mullingar.— ELECTRIC Licht PROPOSALS.— The Town 
Commissioners have directed the Clerk to communioate with local 


-firms who might be willing to submit proposals for the installa- 


tion of public electric lighting. 
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New Zealand.— HD RO- ELECTRIC ScHEME.— The Muni- 
cipal Council at New Plymouth has supplied the following 
perticulars of proposed extensive additions to the local hydro- 
electric scheme :— 

The completed scheme provides for an intake on the Waiwakaiho 
River and the oonveyance of the water up to а maximum of 200 
cb. ft. per second by means of а tunnel into the valley of the 
Mangamahoe Stream. | 

The construction of a weir across the Waiwakaiho River at 
the intake to the tunnel for the purpose of raising the head of 
water at the tunnel. 

The building of a dam across the Mangamahoe Stream, to 
impound the waters of the Mangamahoe, and also the Waiwakaiho, 
in a storage reservoir having an area of 95 acres, and a capacity of 
50,000,000 cb. ft., with а 15 ft. draw-off. 

The building of two embankmenta on the south aide of the pro- 
posed reservoir to prevent the water overflowing the adjacent lands. 

The construction of а second tunnel to convey the water from 
the storage reservoir to the forebay overlooking the power house. 
The construction of a forebay or surge chamber, also the laying of 
three penstock pipes 5 ft. internal diameter supported on concrete 
cradles, together with all necessary expansion joints, anchors, &с., 
also the conveyance of the water from the termination of the 5-ft. 
pou pipes by branch pipe; to the various units at the power 

ouse. | 

The units when the full power of the station is in use will be 
as follows:—Two of 1,000 m P., two of 1,500 B.P., and two of 
2,000 H.P. | | 

The construction of а new power house consisting of generator 
floor, switchboard platform, workshop, shift room, telephone 
office, together with tail race to link up with the existing tail 
race and enlargements of the latter. 

The estimated cost of the complete scheme is £233,308, excluding 
present works, transmission, and reticulation, the capital cost of 
which to date is £87,500. 

It is not intended to proceed with the whole of the scheme at 
present, but work to the value of £112,000 is to be carried out. 
The complete scheme will be sufficient to meet the needs of the 
provincial district of Taranaki for many years.—RHeuter'* Trade 
Service (Wellington). 


North - East Lancashire.— ELECTRICITY | DigTRICT.— 
Burnley and other authorities in North-East Lancashire have 
decided to appeal against their inclusion in the mid-Lancashire 
district, under the electrical supply scheme. They oonsider the 
supply of electricity in the area would be more economically and 
efficiently controlled by an authority having jurisdiction in North- 
East Lancashire only, instead of one running from Colne to 
Blackpool. 


Price Increases.—It is proposed to increase the charges 
for electricity at Huddersfield, and alao in the Twickenham and 
Teddington district. 


Rawtenstall,— ELECTRICITY District.—The Corporation 
has paased the following resolutions :—(1) That having regard to 
the serious financial responsibility Which would be involved, this 
Corporation protests to the Minister of Transport against the 
proposal that the said Minister should erect a generating station 
on the south bank of the River Ribble at Preston. 

(2) That this Corporation strongly objects to being included in 
the proposed mid-Lancashire electricity district on the ground that 
the supply of electricity in this borough can be more economically 
and efficiently controlled by an authority having jurisdiction in 
North-East Lancashire only. 


South Аїгіса. —5:мохв Town.—Sanction to the pro- 
posed expenditure of £10,000 on the electricity undertaking is to 
be asked for next week. 


Warrington.— Loan SaNcTIONED.—The Town Council 
has received the sanction of the Ministry of Health to borrow 
£130,000 and £34,892 for the purposes of the electricity under- 
taking. 


TRAMWAY AND RAILWAY NOTES, 


Burniey.— Ban oN OvrRTIXE.—The town was again 
without a service of cars on Sunday, August 22nd, owing to the 
embargo on overtime imposed by the Engineers’ Association. 
There was a conference between the parties on August 21st, but it 
was without successful results, 


Cardiff.— STRIKE.— On Monday, August 16th, 300 
employés of the Corporation tramway repair department ceased 
work in consequence of the Corporation's refusal to grant them 
the district builders’ rate of 28. 1d. per hour. The majority of the 
employésin other municipal departments ceated work in aympathy. 
The power station was kept running by means of voluntary 
labour. 


 Dnbiim — PRO POS ED Fare IwcREASE.— The Dublin 
United (Electric) Tramways Co. (1896), Ltd., has applied to the 
Minister of Transport for ап order under the Tramwaya (Temporary 
Increase of Charges) Act, 1920, authorising ап increase in the 
maximum fares chargeable on the system, which covers the whole 


of Dublin, and parts of Rathfor, Rathmines, and Pembroke. 
Apparently, the long-distanoe routes—to Kingstown and Howth— 
are not to be included. The areas included have at present ld. 
and 2d. fares, and the proposed revised charges are to be lid., 
and 3d. The 12d. fare to apply as a maximum from any of the 
city termini to the city boundaries as existing in 1897. 


Glasgow.—STRIKE.—The 24-hours' strike against the 
increases of rent sanctioned by the Rent Act, began on the 23rd 


. inst., and the city seemed almost tramless. On most of the usual 


routes the ordinary services were suspended, and the few that were 
kept going were irregularly served. Beyond the absence of tram- 
cars, there waa little sign that а strike was in progress, other trades 


being opposed to it. | 
Edinburgh was also without a tramway service. 
Holl.—YeEar’s WonkiNG.— The working of the tramways 
during the past year has resulted in а loss of £9,646. 


Japan. — RAILWAY ELECTRIFICATION. — The Banshu 
Hydro-Electric Railway Oo. is going to extend its line a distanoe 


of seven miles from Shingu, Ibo district, Banshu, to Yamasaki, Sh iso 


district, in the same province. The work is estimated to coat 
1,250,000 yen. 

In connection with the scheme for the electrifioation of railways 
in Japan, it is proposed to build a power station at Ojiys, on the 
Shinano river, capable of producing 250,000 H.P., at a cost of about 
100,000,000 yen. The project is to be laid before the present extra- 
roa веввіоп of the Diet for approval.—Neuter's Trade‘ Service 

okio). 

MONO-RAIL SvsTEM.—Traffio congestion in the streets of Tokio 
has led à number of business men to approach the Government for 
permission to build an electric mono-rail line over the rivers and 
canals, The scheme proposes to use cars accommodating 50 
passengers, and the average speed is put at 25 miles per hour. A 
company is to be formed with a capital of $7,500,000, and the 
estimated cost of the undertaking is $815,000 per mile. 


Leeds,— Tramway Losses.—The Corporation tramways 
are still running at a loss, though this is less than in the early part 
of the year. The average deficit per day during July is recorded 
to have been £158, as against an average of £228 during the 
four months April-July. The receipts per car-mile during the 
period of the July report were 24'lCd., with an expenditure of 
25'45d., so that the total deficit during the month was £4,418. The 
receipts were higher by £12,001,.in consequence of the increase 
of fares, than during the corresponding month last year, but the 
increase has not met the increated expenditure. There, was a 
decrease in the number of tickets used sincethe increase in fares, 
especially for short distances. 


Liverpool Work For Ex-SERvicE Men.—Liverpool 
Tramways Committee contemplates building a carriage works to 
find work for unemployed ex Service men.— / Ле Times. 


London.—New Trains.—Within the next three weeks 
the first of the new trains, with extra doors to allow quick filling 
and emptying, will be run on the District Railway, and about 
another dozen will be introduced by the winter. 

CHEAP Mip-DAT FABES.—The concession granted by the L. O. C. 
to tramway passengers during the slack period of the day, a 
maximum of 2d. for any distance, is under consideration for with- 
drawal. Although this ooncession has proved satisfactory to the 
L.C.C., the omnibus companies regard it as detrimental to their 
interests, and offer to charge only 1d. for '6 mileif it is withdrawn. 
А resolution embodying this suggestion was submitted to the 
Council by the Highways Committee, but was rejected by the 
Council at a special meeting on Tuesday last. 


Nelson.—W AGES SETTLEMENT.—A settlement has been 
reached in the wages dispute, which threatened to cause the tram- 
way workers of Nelson and Colne to cease work. The lucal 
Tramways Committee has decided to adopt Grade I. scale of 3d. 
per hour increase. 


New Zealand.—CoaL SHoRTAGE.—Owing to the coal 
shortage, brought about by the waterside men's dispute, 
Wellington is practically in darkness, and no tramcars are running. 


Rawtenstall.—ExTEN8IONS, &c.—The Town Council, on 
August 19th, resolved that the plan be approved of the new tramcar 
shed to be erected on Longholme Meadow and relaying of the 
tramway track to be laid out on Bacup road; also resolved that 
the estimate of Meaars. Hadfields, Ltd., Sheffield, be accepted for 
the laying of the tramway track, and that of Messrs. Lambourne 
and Co., Ltd., steel constructing engineers and contractors, Open- 
shaw, Manchester, for the builder's work, It was further resolved 
that application be made to the Ministry of Transport for permis- 
sion to borrow £2,690 for laying tramway track, £11,750 for the 
erection of the building, and £30,000 for the purchase of eight new 
tramcars already ordered. 


Sounthampton.—STRIK& S&TTLED.—The strike of tram- 
way workers, which lasted nine days, was settled on Monday. 
The Town Council agreed to submit the case of the conductor who 
was dismissed, to a joint industrial council. 


N 


Sanderland.—YEAR’s WorRKING.—There is a net balance 
of £26,000 on the working of the tramways during. the past year. 
Altogether а sum of £77,000 has been contributed to the relief of 
the rates. 


— L —ÿĩͤ————— 
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TELEGRAPH AND TELEPHONE NOTES. 


Automatic Telephones.—Preparations are being made 
to introduce an automatic telephone system at Fleetwood. The 
work is expected to be completed by February next. 


Brazll.—NE]W TELEPHONE System.—The Board of 
Trade Department of Overseas Trade informs us that information 
has been received from the British Chamber of Commerce of Sao 
Paulo and Southern Brazil to the effect that it is proposed by the 
Government of ihe State of Alagoas to install а complete telephone 
system, and it is suggested that interested firms should send their 
representatives to Alagoas to study the requirements on the spot, 
unless, of course, they have agents in that district. The contract 
exoludes the city of Maceio, and the concessionaires must undertake 


to oonnect at lesst 12 municipalities within two years after the - 


signing of the contract, and the remaining municipalities within a 
further period of two years, The maximum time for the conces- 
sion to run is 25 yeara. The Governor is empowered to permit the 
concessionaries to utilise waterfalls for the furnishing of electric 
energy, and to concede to them the necessary importation of 
material free of duty. Before becoming ‘effective, any contract 
must be submitted to the State Legislature for approval and 
sanction. The official decree (in Portuguese) may be seen by 
interested parties on application to the Department (Room: 48 ; 
Captain Vandeleur). 


Colombia.— WIRELESS TELEGRAPHY.—In March, 1919, 
the Colombian Government contracted with Marconi’s Wireless 
Telegraph Co., Ltd., for the construction of a large wireless station 
atsBogota, and this has now been followed by an additional contract 
for the construction of a similar station near Barranquilla, At 
present the latter place is suffering badly from lack of cable 
accommodation, notwithstanding that it is Colombia's chief port 
of entry, and the distributing point for a large portion of the 
interior. There is, for instance, no direct service to Colon, 
Panama, in order to make connection with the cables of the 
Central and South American Cable Oo. to New York and London. 
All messages for Colon must be transmitted via Bogota to Buena- 
ventura, where there is a cable station. This means that the 
messages must be sent over approximately 2.000 miles of single 
wires in the rough interior of the country, and they are often 
delayed for more than a week. According to an American oom- 
к report, plans are being made also to improve the cable 
Service, 


Combined Wire and Wireless Telephony.—Business 
messages between the London offices of a commercial firm and a 
pessenger-carrying aeroplane owned by the firm on its way to 
France, were exchanged on Thursday last week by a combination 
of the ordinary and wireless telephones, Aooording to The Times, 
after the machine had flown away from Croydon aerodrome, it was 
found to be urgent to convey some special instructions to the pilot. 
The Air Ministry was communicated with and assisted in connecting 
the firm's office telephone with the wireless installation at 
Croydon, and spoken communication was obtained by the combined 
telephones. At one point in the conversation, communication was 
interrupted at the telephone exchange, and was restored again in 
the ordinary way after conversation with the operator there. 


Germany. WInRL ESS TELEGRAPHY.— Negotiations have 
taken place in Berlin with regard to the restoration of direct 
wireless communication with America for private traffic, but until 
a state of peace is established, says Zhe Times, the traffic will, as 
hitherto, be dealt with by the American naval station. 

CABLE PRoPAGANDA.—The Imperial Ministry of Posts announces 
that an agreement has been negotiated with the (American) Hearst 
newspaper combination, and also with another American group. 
е1 18 promote the development of German international 
cable 0. 


Ireland, — WIRELESS STATION BURN RD. — The coast- 
guard station at Browhead (Co. Cork), which was also a Lloyd's 
signal station, and whioh was raided less than a fortnight ago, 
was burned to the ground on the night of August 20th by armed 
men, who carried off a quantity of stores. à 

Sinn Feiners added to their wireless equipment by a raid on 
Dunfanaghy (Co. Donegal) post-office, on August 18th, when they 
took away telegraph and telephone instruments and a wireleas eet. 

Several wireless stations on the Irish coast have been attacked 
in the past fortnight, and damage caused to them. In some places 
inland, wireless stations have been got into operation at military 
centres so as to control news when ordinary telegraph and tele- 
phone lines are destroyed. 


Jamaica.—TELEPHONE EXTENSIONS. — The telephone 
system is, for the most part, confined to Kingston, and although 
the Governor of the Island has recently suggested to the Council 
the desirability Of an expert investigation with a view to extending 
the system to the whole island, he did not succeed in achieving his 
object. The present equipment comprises some 600 instrumenta 
and 400 miles of double wire, and is of American make. An 
American commercial report recommends American firms ‘o 
approach the Council on the question of extending the system. 


Japan.— Naval WIRELESS.—The Japanese Navy will no 
longer depend upon wireless telegraphy, says the Wireless World, 
the perfection of wireless telephony having induced the Ministry of 
the Navy to recognise this latter system before all others. Wire- 
leas telephony has already been inatalled in vessels of a unit of the 
Firat Squadron, and the remainder of the fleet is to be similarly 
equipped, 


New Cable. —DAIREN-NAGARAKI.—-À new telegraph cable 
is to be laid between Dairen and Nagasaki, the route being along- 
side of the South Manchurian Railway. Aocording to an American 
Consular report, the Japanese Government will provide and lay the 
cable, and bear the expenses of upkeep, but the cost of laying will 
be borne by the railway company, the Japanese Government paying 
7 per cent. per annum on this cost, so long as the Government con- 
tinnen to use the cable. The total cost is put at $1,350,000. All 
the materials have been orderes in England, for delivery by 
November, 1920, and the work is due for completion in March, 
1921. 


Telegraph Service.—WiRELESS SERVICES.— The only 
public wireless services at present in 5 to Continental 
countries are those of Spain, Norway, mark, and Sweden, 
stated Mr. Illingworth in Parliament last week. The question of 
providing similar services to other Continental countries, including 
Franoe, is under consideration. 

INCREASED RATES.—The advance in telegraph rates to 14. per 
word with a minimum charge of 1s. will come into operation 
on Wednesday next. 


West Indies, — CABLE DzLAYs.— Telegraphic com- 
munication, during and since the war, has been in a chaotic con- 
dition in most parts of the world, but nowhere has it been worse 
than in the West Indies. Recently messages to the Islands could 
only be accepted at sender's risk, and subject to heavy delay. 
Government-owned and worked wireless stations, erected for war 
purposes, endeavoured to conduct a commercial service unsuccess- 
fully, and such a result, under the circumstances, can only be 
regarded as natural. The whole telegraphic system is in need of 
overhauling. In this connection, various resolutions were passed 
by the Chambers of Commerce in the West Indies, and the Ninth 
Congress of Chambers of Commerce of the British Empire had a 
resolution on its agenda for the gathering at Ottawa. The 
opportunity should also be taken to free the West Indian tele- 
graphic systems from foreign control. 


Wireless Station Closed.—An Admiralty notice to 
mariners states that the Lizard wireless direction-finding station 
has been temporarily and mariners are warned that the 
station will be out of action until further notice. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in which the “ Official 
Notice" appeared.) 


OPEN. 


Australia, — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 
Specifications &o., will be available at Australia House, Strand 
W.C.— Reuter's Trade Service. (Brisbane). 


VICTORIA.—October 20th. Victorian State Rivers and Water 
Supply Commission. Two 1,600-B.H.P. steam turbines. with 
mechanical reduction gearing and condensing plant. — Reuter's 
Trade Service (Melbourne). . 


Birmingham. — September 1st. Salvage Committee. 
Two 100-Kw., 440-v., D.C., compound-wound, steam-driven gen- 
erating Tn complete with surface condenser and switchboard. 
(July 30th. 


Bolton.—September 16th. Electricity Department. Опе 
12,000-Kw. turbo-alternator. (August 20.) 


Bradford. — September 9th. Electricity Committee. 
Contract В. 159. No. 4 boiler house and equipment, including 
buildings, water-tube boilers, eoconomisers, induced-draught plant, 
feed pumps, coal-handling plant and piping systems. (August 6th.) 


Croydon. — September 8th. Tramways Department. 
Supply and installation of a new feeder cable. (August 13th.) 


Edinburgh.—September 6th. Electricity Department. 
Converting plant for Portobello generating station and sub-station. 
Specification No. 26. (August 6th.) 


September 7th. Corporation. Electric lighting installation at 
the Public Hoalth Offices, Johnstone Terrace. Plans at Engineers 
Office, Dewar Place. 


India, — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H.T. alternators; H.T. and L.T. switchgear, transformers and sub- 
station equipment; 15 miles underground H.T. cables, ?8 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories. (August 20th.) 


Langho (near Blackburn),—September 15th. Manchester 
Board of Guardians. Replating a battery of accumulators (98 
cells), at the Epileptic Colony, for the Manchester Union. Further 
particulars from Medical Superintendent at the Colony. 
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Londen.— Sr. Pancras.—September 14th. Electricity 
Department. Two water -tube boilers, each of 10,000 lb. per hour 
evaporation. (See this issue.) 


Macclesfield, — September 18th. Cheshire County 
үче, Supply of electrical goods. Mr. W. F. Tingay, Parkside 
: um. , 


Mauchester, — August 30th. Electricity Committee. 
Barton power station : 33,000-volt, 3-phase trunk feeders (26 miles), 
pilot cables (104 miles), telephone cables (19 miles) Specification 
B. 7. (August 6th.) 

September 2nd. Markets Committee. Pumps, motors and fittings, 
for Smithfield and Elm Street cold stores. Spacifications, &c., from 
General Superintendent, Markets Department, Town Hall. 

September 14th. Corporation Tramway Committee. Steel 
girders, tram way rails, permanent way special track work. Mr. J. M. 
MoBlroy, General Manager, 55, Piccadilly, Manchester. 

September 20th. Electricity Committee. Six 33,000-volt, 19,500 
K.V.A., 3-phase static transformers, house service and testing trans- 
formers. (August 6th.) У 


Merthyr Tydfil,—September 6th. Electrical fittings for 
six months for the Board of Guardians. Mr. F. T. James, Clerk. 
High Street. 


Nuaeaton.—September 20th. Electricity Department. 
т гу L.T. switchgear, connecting cables and accessories. (August 


South Africa.—JOHANNESBURG.—September 6th. Gas 


and Electric Supply Department. Class A. Опе or more light 
electric passenger vehicles. Class B. One or more light electric 
delivery vehicles. (August 13th.) 


Stockton-on-Tees.— August 30th. District Fund, Gas 
and Electricity Committees. Articles and stores for six months. 
(August 13th.) 


Uganda. December 20th. Government of the Uganda 
Protectorate. Tenders invited for a concession of a portion of the 
Ripon Falls of the Nile. See this column in our issue of Jaly 30th. 


Walthamstow.—September 8th. Urban District Council 
Electricity Department. Two water-tube boilers and economisers ; 
one 5,000-Kw. turbo-alternator and condensing plant; опе 1,500-Kw. 
and one 1, 000-Kw. rotary or motor converters; one natural- 


draught cooling tower; E. H. r. and L. r. switchgear; E. H. r. cables. 


(August 13th.) 


Warrington.—September 7th. Electricity and Tramways 
Committee. Surface condensing plant. (August 6th.) 


West Ham.—September 9th. Board of Guardians, 
Electrical fittings for six months. Mr. T. Smith, Olerk to the 
Guardians, Union Road, Leytonstone, B. 11. | 


CLOSED. 


Bridgwater.—Town Council :— 
Н. West & Son, Electric light installation, Municipal Buildings, 2485, 


Colchester. Board of Guardians :— 
Truslove, Led., Electric light installation at the Infirmary, £66. 


Government Contracts — The following Government 
contracts have been placed during July, 1920 :— 


ADMIRALTY (CONTRACT AND PURCHASE DEPARTMENT). 


Electric cables.—Johnson & Phillips, Ltd. 

Internal electric lighting and power wiring.—Foot & Milne. 

Lampholders.—Edison Swan Electric Co., Ltd., W. McGeoch & Co., Lid., C. 
H. Parsons, Ltd., Rainsford & Lynes, Ltd. 

Electric navigation and fishing lanterns.—Troup, Curtis & Co., Ltd. 

Electric radiators.—General Electric Co., Ltd. 

Carbon rods.—Morgan Crucible Co., Ltd. 

Equipment for dealing with turbine blading.—J. Brown & Co., Ltd. 


War ОРЕ1СЕ. 
Electric cells.—Siemens Bros., Ltd. 
Magmeto spares.—Lucas Electrical Co. 


Post OrFicz. 


Protective apparatus.—Automatic Telephone Manufacturing Co., Ltd., British 
L. M. Ericsson Manufacturing Co., Ltd., Phanix Telephone and Electric 
Works, Ltd., Western Electric Co., Ltd. 

Telegraph apparatus.— Siemens Bros. & Co., Ltd. 

Telephone apparatus.—British L. M. Ericsson Manufacturing Co., Ltd., Peel- 
Conner Telephone Works, Ltd., Phoenix Telephone and Electric Works, 
Ltd., Siemens Bros. & Co., Ltd., Sterling Telephone & Electric Co., Ltd., 
Western Electric Co., Ltd. 

Testing apparatus.—British L. M. Ericsson Manufacturing Co., Ltd., Inter- 
national Electric Co., Ltd. 

Battery boxes.—W. Duncan, Tucker & Sons, Ltd. 

Submarine cable.—Telegraph Construction & Maintenance Co., Ltd. 

Telegraph and telephone cable.—British Insulated & Helsby Cables, Ltd., John- 
son & Phillips, Ltd., London Electric Wire Co. & Smiths, Ltd., Macintosh 
Cable Co., Ltd., Pirelli General Cable Works, Ltd., Union Cable Co., Ltd., 
Western Electric Co. 

Distribution cases.—H. White & Co., Ltd. 

Casing and cover.—W. Duncan, Tucker & Sons, Ltd. 

Joint box castings.—Falkirk Iron Co., Ltd., Finedon Foundry Co., McDowall, 
Steven & Co., Ltd. 

Compound.—Dussek Bros. & Co., Ltd. 

Conduit.—Brotherton Ediswan Tubes & Conduits, Ltd. 

Cords for telephones.—London Electric Wire Co. & Smiths, Ltd., 
Telephone & Electric Works, Ltd. 


Phoenix 


Ducts.—Albion Clay Co., Ltd., Doulton Iron Co., Ltd., Hepworth Iron Co., 
Ltd., J. Oakes & Co. 

Electric light fittings.—Edison Swan Electric Co., Ltd. . 

Telegraph ironwork.—Bayliss Jones & Bayliss, Ltd., Bullers, Ltd., C. Richards 
& Sons, Ltd. 

Electric hand lamps.—Benjamin Electric, Ltd. 

Jointing sleeves.—C. M. Powell Bros. 

Lead tube.—T. & W. Farmiloe, Ltd. 

Insulated bronze wire.—Johnson & Phillips, Ltd. 

Enamelled and silk covered copper wire.—British Insulated & Helsby Cables, 
Ltd. : 

Leclanche rod zincs.—Eyre Smelting Co., Ltd., Siemens Bros. & Co., Ltd. 

laying conduits, &c.—Paisley-Greenock (Section 1): Casey & Darragh, Ltd. 
(Section II): Westminster Public Works, Ltd. Amersham and Hull- 
Grimsby: Hodge Bros. (Contractors), Ltd. City of London, Gerrard-East 
Junction, London-Bristol-Newport (5. Midland, Section VII and Section 
VIII): J. Mowlem & Co., Ltd. Chester-Hawarden : A. R. Cleghorn. . 

Manufacture, supply, drawing-in and jointing cable.—Hop-Victoria Junction : 
W. T. Henley's Telegraph Works, Ltd. Greenwich-East Junction : Western 
Electric Co., Ltd. London-Southampton (Guildford-Southampton) Section : 
Siemens Bros. & Co., Ltd. 

Posting box band conveyor.—Glasgow H. P. O.: G. Robson & Co. Sub- 
contractors for motor and 5 switch: Veritys, Ltd. | 

Power plant.—Leicester Telephonic Repeater Station: Western Electric Co,, 
Ltd. Sub-contractors for batteries: Pritchett & Gold & E.P.S. Co., Ltd. 
For charging machines: Electric Construction Co., Ltd. . , 

Repairing battery.—Central (London) Telephone Exchange: Chloride Electric 
Storage Co., Ltd. Stockport Telephone Exchange: Tudor Accumulator Co., 
Ltd. 


Telephone exchange equipment.—Birmingham (East) and Stratford: Western 
zlectric Co., Ltd. Sub-contractors for charging machines: Crompton & 
Co., Ltd. For batteries: Tudor Accumulator Co., Ltd. East (London) and 
Wembley: Western Electric Co., Ltd. Sub-contractors for batteries: 
Chloride Electric Storage Co., Ltd. For charging machines: Electric Con- 
struction Co., Ltd. Lee Green and Liverpool (Bank): Western Electric 
Co., Ltd. Glasgow (Central) and Dundee: Peel-Conner Telephone Works, 
Ltd. Sub-contractors for batteries: D. P. Battery Co. For charging ma- 
chines: Crompton & Co., Ltd. Weymouth: Siemens Bros. & Co., Ltd. 
Sub-contractors for batteries: Hart Accumulator Co., Ltd. For charging 
machines: English Electric Co., Ltd. Hamilton, Winchester and Ascot: 
Siemens Bros. & Co., Ltd. Sub-contractors for batteries: Pritchett & Gold 
E.P.S. Co., Ltd. For charging machines : English Electric Co., Ltd. Balls- 
bridge (Dublin): Siemens Bros. & Co., Ltd. Sub-contractors for batteries: 
Tudor Accumulator Co., Ltd. For charging machines: English Electric 
Co., Ltd. | 

INDIA Orricz : STORE DEPARTMENT. 


Ringing apparatus.—Western Electric Co., Ltd. 

Batteries, &c.—Siemens Bros. & Co., Ltd. 

Fuse boxes.—Callender's Cable & Construction Co., Ltd. 

Cable.—Callender's Cable & Construction Co., Ltd., W. T. Glover & Co., Ltd., 
Siemens Bros. & Co., Ltd., Union Cable Co. 

Artificial Cable.—Telegraph Condenser Co., Ltd. 

Crucibles,—Morgan Crucible Co., Ltd. 

Cubicles.—Ferguson, Pailin, Ltd. 

Generating sets.—Lancashire Dynamo & Motor Co., Ltd. 

vu eneral Electric Co., Ltd., J. Lucas, Ltd., Rownson, Drew & Clydes- 
ale. 


Searchlight parts.—Chance Bros. & Co., Ltd. 

Unit switch.—Erskine Heap & Co., Ltd. 
Transformers.—British Electric Transformer, Ltd. 
Wheatstone receivers.—Elliott Bros., Ltd. 

Copper wire.—T. Bolton & Sons, Ltd. 


Crown AGENTS FOR THE COLONIES. 


Electric travelling crane.—Stothert & Pitt, Ltd. 

Electric light fittings.—]. Stone & Co., Ltd. 

Motors and switchgear.—British Thomson-Houston Co., Ltd. 
Telegraph switchboards, &c.—British L. M. Ericsson Manufacturing Co., Ltd. 
Telephone material.—W'estern Electric Co., Ltd. 

Telegraph line matgrial.—Bullers, Ltd., Siemens Bros. & Co., Ltd. 
Telephones.—British L. M. Ericsson Manufacturing Co., Ltd. 
Telephone line material.—Bullers, Ltd. 

Copper wire, &c.—Shropshire Iron Co., Ltd. 

H.D. copper wire, &c.—Shropshire Iron Co., Ltd. 

Galvanised iron wire.—Shropshire Iron Co., Ltd. 


H.M. Orricz or Works. 


Engineering services.—Epsom Ministry of Pensions, storage battery: Premier 
Accumulator Co., Ltd. French Institute, South Kensington, electric wiring : 
Alpha Manufacturing Co., Ltd. Manchester Ministry of Pensions, electric 
lift: Marryat & Scott, Ltd. 


Boarp or PusLic Works, DUBLIN. 


New public offices, Dublin, electric lifts: Gimson & Co., Ltd. Electric light. 
ing: V. G. Middleton & Co. 


Stirling.—Town Council :— 


Electrio A Shiplaugh houses, W. & Т, Marshall & Lockhart and 
Macnab, £1,629, | 


FORTHCOMING EVENT. 


Exhibition at Olympis, W. 14.—Saturday 
ber 25th. 


Machine Tools & Engineerin 
September 4th to Saturday, 


^ 


NOTES. 


Electrical Research Association, — The Electrical 
Research Committee is about to be registered at the Board of Trade 
as an Association with the object of promoting research work in 
the electrical and allied trades, and with power to establish 
laboratories and carry on ents to that end. The Committee 
was established in 1917 to take over all investigations initiated by 
the LE.E. and the B.E.A.M.A. А research scheme has been 
approved by the Department of Scientific and Industrial Research, 


. which department will make grants when registration baa been 


completed ; this should add scope and value to the Association. 


Appointments Vacant. — Overhead linesman (848.) for 
the Burton-on-Trent Corporation electricity and tramways depart- 
ment; foreman telephone linesman (£250 + £30 + 20 per cent,) 
for the Government of Fiji; junior shift engineer for the Borough 
of St. Marylebone electricity department. See our advertisement 
peges to-day. 
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Portable Electric Drill. — Опе of the latest developments 
of post-war actívities in shipbuilding has been the perfecting of a 
special device for countersinking ship plates. Button-head rivets 
on the bottom of vessels tend to retard the speed of ships; they 
also pick up obstructions such as sea weed, &o. ; consequently, the 
order went forth that these rivet heads should be countersunk, s0 
that the surface would be perfectly flat, making a rustproof and 
airtight joint. The machine designed for countersinking is 22 in. 
long, weighs 125 lb, and takes direct current at 220 volta. Its 
maximum speed is 125 R. P. Mu. It will countersink holes up to 1 in. in 
diameter. It is claimed that a j-in. hole can be countersunk in 
7 seconds. In operation the plates are laid out on the floor, and in 
this position it is a simple matter to pass the buggy, on which the 
drill is mounted, from one hole to another as the work progresses. 
American Machinist. 


Kinema Eye-straln.— The Joint Committee appointed by 
the Illuminating Engineering Society, on which the kinematograph 
industry, the Oouncil of British Ophthalmologists, and the 
Physiological Society were represented, and to which several L.C.C. 
officers gave assistance, recently presented its report on eye-strain 
in kinematograph theatres to the L.C.C. Undue proximity of seats 
to the screen, which causes fatigue due to the upward tilt of the 
eyes, is the chief point dealt with. It is suggested that the angle 
of elevation ` of vision to the top edge of the pictures shculd not 
exceed 35°; a limit is also set to the lateral angles of view to the 
side edges of the pictures. Other questions considered include the 
effect of flicker and defects of film and projecting apparatus, It is 
explained that by suitable distribution of diffused light, sufficient 
artificial illumination can be provided during the p2rformance 
without detriment to the appearanoe of the picture. 


Fatalitles, —Whilst engaged in repair work on the signal 
lines alongside the Manchester-Bury electric railway, on the 19th 
inst., Walter Eckerley, aged.20 years, received a shock in ocon- 
sequenoe of & signal wire coming in contact with the electric 
line He was severely burned all over the body, and died the same 
evening. 

At an inquest, last week, on George Fletcher (62), of Halifax, for 
the past 43 years a railway telegraph wireman, a verdict of 
" Accidental death " was returned. He died from injuries received 
whilst soldering & connection to an earth wire, & train of trucks 
.pessing over his leg. He had no look-out man at the time, though 
he had had one the previous day. 

A public inquiry was held, on Friday, in the Justiciary Build- 
ings, Glasgow, regarding the death of Duncan Wilson Hardie, 


electrician, 2, Firpark Terrace, Govan. Hardie, a son of the late 


Mr. Keir Hardie, had been reading a meter in the engine-room at 
Port Dundas electric power station, on May 13th, when an 
explosion occurred and blew out the meter. Hardie was severely 
burned about the face, and was removed to hospital, but died on 
May 31st. A formal verdict was returned. 


Induction Frequency Changers.— With reference to our 
note under the above heading, on page 215 of our last issue, Captain 
William P. Durtnall points out that the system of frequency 
changing or variable frequency generation, ls described, is the 
subject of his American patent No. 1,098,345, dated May 26th, 
1914, and resulted from experiments in the development of his 
well-known Paragon " polyphase А.С. power transmission system 
for ship propulsion, railway traction, and other industrial applica- 
tions of thermo electrical energy. 


Meteorological Forecasts.—The Air Ministry, in an 
official Notice to Airmen, issued on August 19th, details innovations 
recently introduced in the dissemination of meteorological atatistics 
and forecasts by wireless telegraphy for the use of aircraft. 
According to The Times, reporta are issued from the Croydon 
aerodrome on a 900-metre continuous wave each day, including 
Sundays, at hourly intervals between 7.35 am. (G.M.T.) and 
4.36 p.m., the data in each consisting of observations made 35 
minutes previously at the following places :— Felixstowe, Croydor, 
Biggin Hill, Lympne, Beachy Head, Dungeness, and Botley Hill 
(North Downs). Inaddition tothe usual information, the messages 
now include the direction and speed of the low clouds, the character 
of the sea-swell, and the visibility towards the sea as distinguished 
from that over the land, the latter important feature being observed 
at various points along the Channel coast. A atatement ie also 
added regarding the conditions prevailing on the North Downs as 
viewed from Biggin Hill, while at 8.35 am. the complete results 
of a pilot-balloon ascent at Croydon or Lympne are appended when- 
ever available, Every statement is suffixed by the latest Meteoro- 
logical Office estimate of the probable weather during the remaining 
hours of daylight. Reporta of a similar character are also issued 
on the same wave-length from Le Bourget seven times daily. the 
observations transmitted in this case being derived from St. Ingle- 
vert, Abbeville, Maubeuge, Havre, and Le Bourget. 


The E.T.U. and the “Daily Herald."—The Electrical 
Trades Union, apparently anxious to render the Daily Herald 
independent of Bolshevik subsidies, has decided by a ballot vote to 
invest £3,000 in the //erald. | 

In a message of July 30th from M. Chicherin (the Bolshevik 
Foreign Minister) to M. Litvinoff, the former said: — If you have 
not enough ready money for the subsidy to the //erald, tell him at 
any rate the subaidy will be paid by those who have authority to 
organise the financing of our institutions abroad." 

The editor, Mr. Lansbury, states that he has not received any 
subsidy from the Bolsheviks; but which Bolsheviks does he 
mean ? 


The E.T.U. and the Honsing Problem.—We have 
received from the Electrical Trades Union, No. II Branch, 
Plymouth, a copy of an admirable letter addressed to the members 
of the local Housing of the Working Class Oommittee. The letter 
urges that electricity be installed in all the houses that are being built 
on the estates at Mount Gold and North Prospect; that all roads 
and avenues, &c., be illuminated by electricity ; and that the 
Committee authorise the installation of electricity in all houses 
acd flats under its control. 

In support of the application, it is pointed out that the medical 
profession affords ample evidence that for general sanitation elec- 
tricity fills a very important position, helping materially to lessen 
the inroads of disease, aggravated by an overheated and impure 
atmosphere. It is regarded as a scandal that whilst every 
endeavour is made to install electricity in hospitals, public 
buildings, &c., for hygienic purposes, very little progress has been 
made at Plymouth towards obtaining this benefit in the people's 
homes. Further, houses fitted with electricity for illuminating 
and cooking only require renovating every 10 years; with gas 
they require renovating every two years, and the original outlay is 
recovered in a few years on this item alone. Chimneys, grates, &c , 
can be abolished, resulting in increased cubic capacity of rooms, 
and a great saving can be effected in the erection of houses. Last, 
but not least, the cause of mothers and housewives is pleaded, for 
electricity supply without any doubt will reduce to a considerable 
extent the drudgeries of those who have to toil an untold number 
of hours. The Electrical Trades Union is prepared to assist the 
Housing Committee to the utmost of its power. 

The president (Mr. R. A. Savage), and (Mr. W. J. 
Edmonds), are to be congratulated on their timely action, to which 
we wish all success. 


Prize Competitiopn.— We have received from the Associa- 
tion of Engineer-Electricians trained at the Institut Electro- 
technique Montefiore, Liége, particulars of the international prize 
competition known as the Fondation George Montefiore. This is a 
triennial event, and the present competition is that which should 
have taken place in 1917, if circumstances had permitted of it; it 
will be decided in 1921. The subject is the best original work 
dealing with the scientific advance and progress in the technical 
applications of electricity in all domains. The jury consists of 10 
engineer-electricians, five of whom are Belgian and five foreigners. 
The total amount of the prize money is 20,000 fr. The essays must 
be received not later than April 30th, 1921, by M. le Seorétaire- 
Archiviste de la Fondation George Montefiore, Rue Saint-Gilles, 
31, Liége, Belgium, from whom particulars as to the conditions to 
be observed can be obtained. A few copies of these particulars are 
in our hands, and will be forwarded to applicants. 


National Federation of Professional, &c., Workers.— 
The August issue of Contact, the journal of the National Associa- 
tion of Supervising Electricians, contains the draft constitution 
(as amended) of the National Federation of Professional, Technical, 
Administrative, and Supervising Workers. After stating the objects 
of the Federation, it gives particulars of the administrative organi- 
sation, annual fees, &c. A list of the Associations which have 
already joined the Federation is also given; it inoludes the 
N. A. S. E, the Association of Engineering and Shipbuilding 
Draughtamen, the Electricity Supply Commercial Association, and 
nine other bodies. 


Radium by the Gramme.— The day has passed when 
the milligramme was the only unit used for measuring quantities 
of radium salts. The world's available supplies are steadily mount- 
ing up. For example, the tota) radium production up to 1930 by 
the Standard Chemical Co. (Pittsburg, Pa.) is stated to amount to 
50 grammes of radium elenient, with & present output at the rate 
of 18 grammes per year. The world's total available supply pro- 
duced since the discovery of radium by Mme. Curie in 1898, is 
estimated at about 120 grammes. "The company states that if the 
demand justifies it, it is prepared to produce 50 grammes of radium 
element yearly. Since 1913 three new radium factories have started 
in America, and several in France, the latter producing an average 
of 18 grammes of radium yearly during the war. Incidentally, 
practically all the British purchases of radium salts have been 
certified by the National Physical Laboratory, at which institution 
the British Radium Standard was deposited in 1913. 

The Government bought a large quantity of radium daring the 
war for use in gun-sights, dials of aircraft instruments, &c. The 
unused surplus from this has been lent by the Ministry of Health 
to the Middlesex Hospital for treatment purposes. The quantity 
of radium involved is nearly five grammes of the hydrated bromide, 
and it is being used at the Middlesex Hospital in experinfental 
work connected with the treatment of cancer. Up to the present 
time it has been a matter for speculation whether the clinical 
results of exposing a malignant tumour tothe rays from, say, a fifth 
of a gramme of radium for a certain number of hours would be 
improved if the density of the rays were increased 25 times, the 
time exposure being correspondingly reduced ; the opportunity has 
now been provided for putting this important question to the test. 

The possible danger to those concerned in handling such a 
quantity of radium as that in question has been carefully ооп- 
sidered. When not in use, the radium is kept in a safe, inside 
which is a lead case weighing over a ton, the radium being placed 
in a cavity in the middle of the lead. The thickness of lead used 
ensures that not more than 1 part in 1,000,000 of the gamma rays 
emitted by the radium penetrates the safe. All manipulations are 
made without the operator's hands coming in contact with the 
radium receptacle.—Juurnal of the Roentgen Societ y. 
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* Safety First.“ Thanks to » the doctrine of Safety 
First," the slogan of the Accident Prevention Movement, in the 
streets of London, betwoen 1914 and 1918, traffic casualties were 
reduced by nearly 50 per cent. In factories and workshops 
accidents are diminishing, and results have been achieved beyond 
the most sanguine expectations. The small band of enthusiasts 
who set themselves to protect persons who needed protection 
against themselves is now justified by results. 

At the Machine-Tool Trades Exhibition, to be held at Olympia 
next month, a great Convention will be held, under the joint 
auspioes of the Home Office and the British Industrial " Safety 
First" Association. There will be two sessions, at which papers 
of absorbing interest will be discussed. Invitations to the Con- 
vention are being extended to the managements and workers 
of the principal industries throughout the country, to employers’ 
federations, employés’ organisations, Whitley Councils, the 
Federation of British Industries, and the National Union of 
Manufacturers; also to representatives of Government Depart- 
ments and numerous other personages prominent in commercial 
and industrial circles. The arrangements for the Conference are 
in the hands of Mr. Gerald Bellhouse, C.B.E., the Deputy Chief 
Inspector of Factories and Workshops, and Mr. H. E. Blain, C. B. E., 
the well-known Operating Manager of the Underground Railway 
and London General Omnibus Group. 


Visits to Electrical Works.—By courtesy of the Elec- 
tricity Committee and the city electrical engineer (Mr. J. W. Нате), the 
members of the York Sub-Branch of the Association of Shipbuilding 
and Engineering Draughtsmen paid a visit of inspection, last week, 
to the Foss Islands electricity works of the York Corporation. 

The members of the Leeds and Bradford Branches of the above- 
named Association, оп August 19th, visited the Phenix Works of 
the English Electric Co., Ltd., at Thornbary, Bradford, by invitation 
of the directors and Mr. P. J. Pybus, 


Service Note,—It has been decided by the Admiralty to 
issue periodically papera on engineering subjects, and the first series 
is now about to bedistributed. The object of this publication, says 
The Тіт 38, is to bring to the notice of engineer officers, from time 
to time, information not otherwise generally available to them, 
whioh is likely to prove of value and assistance in carrying out 
their official duties, 


Film Publicity.—The need for making clear the path 
of the electrical contractor by educating the public up to the 
utility and methods of using 5 is а paramount one, 
and no better medium can be found than the kinematograph 
film. There are probably more patrons of the kinema than 
of the printed page, and in its report to the National Electric 
Light Association of the U.S.A., the Motion Picture Filins 
Division Advertising and Publicity Service Bureau outlines 
the merits of this form of publicity, and suggests methods of 
employing motion pictures to the best advantage, at the same 
time reconunending a further careful study of the possibilities 
involved. It is pomted out that thousands of pamphlets and 
other printed publications are daily swept away without 
receiving во much as a glance. At the best the average 
reader of such matter merely glances through it, perhaps 
noting points here and there without attaching a great deal 
of importance to them. On the other hand, the mental me 
pression made by the visualisation of actual processes, &с., 

much more lasting and influential. This is no doubt all ae 
well if a sufficient number of proprietors of picture theatres 
can be induced to screen " the matter provided by an Asso- 
ciation utilising films for the purpose of combined advertise- 
ment and instruction. Payment will naturally be required in 
a great number of cases, based probably on the number of feet 
of film displayed. This raises the question of cost as com- 
pared with the cost of printed propaganda. This is a matter 
for investigation, as circumstances will differ to a great extent 
in various districts depending chiefly upon the attitude of the 
theatre owners. It is asked whether it is possible to establish 
kuch close relations with owners, directors, authors and others 
connected with the film producing industry that electrical 
appliances could be used in the ordinary film plays; this would 
constitute a much more subtle form of propaganda, and would 
do its work imperceptibly—probably а much better way of 
galning the attention of the public. Finally, the possibilities 
of the small portable projecting set are touched upon, and 
there is no doubt that a wide field could be opened up by this 
means. Contractors in а large way of business could arrange 
for private displays on their premises or for use in lectures at 
local halls and institutions. If not overdone, as a great deal 
of publicity is nowadays, the use of the film should prove a 
great power for good from the electrical contractor's point of 
view. 


Electricity and Oil Production.—In an article on the 
development of oil fields and the production of oil the Journal 
of Electricity describes the economies effected by the em- 
ployment of electricity to supersede other foris of motive 
power. Oil producing companies which have made this change 
claim а much greater production by electrical methods. In 
the steam driven unit the steum pressure at the well will 
vary according to the temperature of the atmosphere, inas- 
much as the steam lines from the boiler to the wells are never 
sufficiently lagged to ensure uniform temperature of the line. 
In addition to this the accumulation of water in the steam 
line causes at times a drop in pressure, and in each case a 


drop in pressure means а slowing down of the engine which 
in itself causes a reduction in production. The attendant 
when he makes his periodical rounds adjusts the speed of- 
the equipment, but in the meantime the well has lost in 
production due to the lower speed at which it was operated. 

This 18 not the case, however, with an electrically driven 
pump, inasmuch as the motor always operates at the pre- 
determined speed until changed by an attendant. This en- 
sures а uniform production. 

The gas engine, due to engine troubles, hus not the re- 
liability of the motor. One operator who has replaced his 
gas engine by motors, claims that his production increased at 
least 20 per cent. due to the uniformity of drive. 

The oil companies utilising electric motors say that they 
would under no consideration return to the other methods 
of drive. They prefer the motor for its reliability in service 
and the ease with which it can be handled. 

The yearly load factor of the oil fields is very high at the 
sub-station, due to the fact that the load is continuous for 
24 hours per day, 365 days in the year, the only interruption 
being when the well is cleaned. On a system where there 
1з a large number of motors working it is hardly noticeable 
on the sub-station load chart when wells are being cleaned. 

The power factor, however, of this load is very low. It 
varies in the different fields of the San Joaquin Light and 
Power Co. from 60 to 70 per cent. at the sub-station. "This 
low power factor is due to the equipment used, and also to 
the character of loud on the motor. The motors are mostly 
of the two-speed type or the low-speed star-delta type, 
both of which have a fairly low full load power factor. The 
motors are seldom loaded to full load for pumping duty, The. 
load is pulsating in character varying with the stroke of the 
pump, this being smoothed out to some extent by counter 
balancing the pump rods at the motor end of the walking 
beam. These features account for the present low power 
factor of this load. 

The average installation of motors is 10 H.P. for pumping 
and 30 н.Р. for pulling the well. These are not separate 
motors, but one motor connected for 10 н.р. continuous duty 
as & pumping motor, or 30 H.P. intermittent duty as a pulling 
motor. 'The size of motor being used with Standard tools 
in drilling, is at present 75 н.р. On a rotary installation, the 
company working in the Santa Maria fields used а 75-H.P. 
variable speed motor operating the rotary, and & 40-H.P. con- 
stant speed motor for operating the circulating pump. 

It 1s stated that the cost of operating steam and gas plante 
is 50 and 60 per cent. respectively greater than the working 
cost of electrical plant. 


Fuel Oil Burning Appliances, — In these days of 
expensive and inferior coal any notes on the employment of 
oil fuel in generating plants are of value. In an article pub- 
lished a short time ago the Journal of Electricity gave some ' 
interesting details of the various accessories required by the 
station employing oil fuel. 

For power plants large cylindrical steel storage tanks are 
used. These are usually set on the ground outside the plant 
and are built in any desired size up to 50,000 barrels capacity. 
They are built up of riveted steel plates, the thickness of plate 
and strength of riveted joint being proportioned in accordance 
with the usual safety rules based on the internal pressure 
due to the “head of oil inside the tank. Thus if the tank 
is 30 ft. high the internal pressure will be that due to 30 ft. 
head of oil or approximately 15 lb. per sq. in. It is customary 
to surround the storage tank by a concrete wall about 6 ft. 
high far enough away from the tank so that the entire con- 
tents of the tank will be held in by the wall in case of a 
leak in the tank. 

Most power plants are provided with tanks of sufficient 
size to enable them to keep from ten to thirty days’ supply 
of oil on hand. This storage capacity should preferably be 
divided among two or more tanks rather than all concentrated 
in a single tank, as this will enable one tank to be emptied 
cleaning and repairs without shutting down the entire 
plant. i 

In some districts it is not permissible to locate the storage 
tanks above ground. The National Board of Fire Under- 
writers has adopted certain rules for the location of oil 
storage tanks. In general these rules provide that within the 
fire limits of cities the tank must be located so that its top 
is at least 3 ft. below the level of the fire room floor and 
below the lowest pipe in the building to be supplied. The 
tank must be set on а firm foundation, and covered with 
soft earth or sand, no air space being allowed immediately 
outside the tank. 

Every oil storage tank must be provided with the following 
attachments: Filing pipe, suction pipe, vent pipe, smother- 
ing pipe, overflow pipe, and measuring rod or chain. 

Oil is ordinarily measured by passing a rod or chain down 
through the top of the storage tank, the rod being marked 
off in feet, inches, and fractions of an inch. By sounding 
to the bottom of the tank, the depth of oil ean be determined | 
very accurately. А more convenient method, though not 
quite so accurate, is to use a float with a chain passing over. 
a pulley at the top of the tank, the outer end having a 
pointer which indicates the height of oil in the tank on a. 
suitably calibrated scale. The height of oil in the tank may. 
also be determined by an indicating or recording pressure’ 
gauge, which depends for its ee on the hydrostatic. 
pressure produced by the ail. 
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The oil is taken from the supply tank by the oil pump. 
The type of pump ordinarily used for this purpose is the 
ordinary duplex steam- driven reciprocating pump. The pump 
must have brass valves, and packing that will not be aflected 
by the oil. The p should. be provided with a large air 
chamber to prevent pulsation of oil pressure due to the strokes 
of the pump. It is customary to install the pumps in duplicate 
во that one may be kept shut down at all times ready to 
go into service immediately if the other has to be shut down 
for repairs. 

The oil pumps should be provided with a pump governor 
for the purpose of maintaining a steady oil pressure. 

Every oil-burning plant must be provided with some form 
of strainer to remove the dirt and foreign matter which would 
be liable to remove dirt and foreign matter which would be 
liable to cause stoppage of the burners. The strainer may be 
placed either in the suction line between the supply tank and 
the pump or in the discharge line after leaving the pump, or 
both. ‘lhe strainer usually consists of a perforated metal 
basket mounted in a suitable container, arranged so that the 
basket can be readily removed for cleaning. 

In addition to the main strainer on the oil line, it is 
advisable to provide a small fine mesh strainer at each oil 
burner. 

To clean this strainer it is only necessary to turn the 
handle on top 80 as to run the oil through the by-pass, placo 
a bucket under the blow-out valve at the bottom and blow 
вешт through by opening the small valve on the side. 


Regulation of Hydro-Electric Units. — The Electrical 
World for August 7th contains some useful notes regarding 
the regulation of hydro-electric prime movers, by an American 
hydro-electrical engineer. There is a vast difference between 
the regulation of steam turbines and waterwheels, due prin- 
cipally to the smaller inertia of the latter, the nature of con- 
struction, and the medium of propulsion. А large flywheel 
effect is а helpful factor in speed control. The three main 
points to be borne in mind when considering speed-regulating 
devices are :— 


(1) Ability to hold a constant, predetermined or normal 
speed at no load or at any constant unchanging load. 

(2) Inherent regulation, usually expressed in terms of per- 
centage of normal speed, and meaning the drop in speed from 
no-load to full-load conditions without manual adjustment. 
Ав a rule а prime mover can be arranged with a relay-type 
governor so as to have the same speed at full load as at no 
load without manual adjustment, but such a condition usually, 
and in the case of two prime movers operating alternators in 
parallel, would most certainly result in a condition of unstable 
equilibrium; so it is the usual practice to adjust all governors 
for an inherent regulation of from 2 to 3 per cent. Few 
regulate more closely and a great many not so closely. 

(3)Momentary changes of speed due to changes of lead, 
occurring either gradually or suddenly, usually expressed in 
percentage of normal speed for a certain percentage of load 
change on or off, and the time required, in seconds, 
for restoration of normal speed at the new load. 

A modern well-designed and constructed hydro-electric in- 
stallation may be and frequently is installed so that it will 
satisfy the first two points above quite as well as uny steam- 
turbine installation; but to satisfy the third point as well is a 
practical impossibility and always will be, because the de- 
signer is confronted by unchanging natural laws, 

Waterwheel governor design has settled down to one rather 
generally accepted type known as the © hydraulic relay com- 
pensated type," using a flyball governor, either belted or 
mechanically connected to the waterwheel shaft as a primary 
control and through a pilot valve, with restoring and com- 
pensating mechanism, and a relay valve controlling the flow of 
a fluid under pressure to one or more servo-inotor cylinders 
that are suitably connected to and operate the speed gates 
through a combination of links and levers. — The operating 
fluid has usually been a mineral oil, and in earlier designs 
each governor had its own individual pump, pressure tank and 
vacuum tank. The pump was continuously discharging oil 
into the pressure tank, which was partially filled with air to 
give elasticity and quick action, and the servo-motor cylinders 
discharged into the so-called vacuum tank, whence the oil was 
picked up as it came over by the pump. This was a closed 
system and was comparatively simple, but the oil was expen- 
sive, short-lived and gave off considerable carbon deposit. 

In the last few vears this system has been improved upon 
by substituting a discharge tank under atmospheric pressure 
for the vacuuin tank and installing a pressure-operated un- 
loading or by-pass device on the pump. In multiple installa- 
tions a central pumping system has been installed, the pumps 
being motor-driven with automatic pressure-controlled start- 
ing and stopping devices. Both of these arrangements repre- 
‘sent an improvement, and, owing to the relief of the oil. 
which is somewhat warm, from the vaporising effects of the 
low pressure in the vacuum tank, the oil appears to have a 
much longer life than previously and a reduced carbon deposit. 
In recent vears and in larger installations it has become quite 
common practice to use water under pressure as the operating 
fluid, introducing 1.5 to 3 per cent. of soluble oil. The func- 
tion of the oil is primarily to prevent corrosion of the working 
parts of the system with which it comes in contact. This has 
in most cases worked very well. 


OUR PHRSONAL COLUMN. 


Ihe Bditors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Buxton Corporation has increased the salaries of the borough 
electrical engineer and his chief assistant in accordance with the 
latest Civil Service scale, the increase to date from June lst. Мв. 
A. BisHop’s salary is increased from £362 to £456, and MR. M. 8. 
Mason's from £250 to £343 per annum, including the fluctuating 
bonus. 

Mr. G. H. RosERTS, M. P., has joined the Board of Mesarr. 
Scholey & Co., Ltd., electrical and mechanical engineers, 56, Victoria 
Street, 8. W. 

Darwen Corporation Electrieity Committee recommends that the 

of Мв. FLETCHER, electrical engineer, be increased from 
£430 to £500 per annum. : 

Mr. G. DouGLas Сок, an assistant electrical ehpineer at the 
Blackburn Corporation electricity works, has been appointed 
borough electrical engineer of Wrexham, out of 129 applicants. He 
will commence his duties on October Ist. 

Last week, at the Telephone Exchange, Oroasley Street, Halifax, 
Mr. Simpson, chief inspector in the engineering department, who 
is leaving Halifax for York, was presented by his colleagues with a 
silver keyless watch. Mr. Simpson is succeeded by Mr, Trickett, of 
Blackburn. 

The Manchester Guardian stated that on August 19th Mr. 8. L. 
РЕАВОЕ, chief of the Manchester Electricity Department, and 
ALDERMAN DAGNALL, chairman of tbe Electricity Committee, 
were about to leave on a tour of the United States and Canada. 

Mr. ALEX. SPENCER has been elected & director of Vickers, Ltd., 
to fill the position recently vacated by MR. DUDLEY DOCKER. Mr. 
Spenoer is a director of the Metropolitan Carriage, Wagon and 
Finance Co , Metropolitan-Vickers Electrical Co., Ltd. 

Мк. RALPHS, station superintendent at the Wrexham Corporation 
electricity works, who is leaving to take up an appointment at 
Bootle, has been presented by the staff with a case of silver- 
mounted pipes. 

Hastings Corporation has increased the salary of the electrical 
engineer (Мв. RussEL F. FERGUSON) from £600 to £964 (salary 
and bonus). The assistant electrical engineer has been given a basic 
salary of £250, which, with bonus, totals £420. The technical 
employós now receive an increase of 20 per cent. on the pre-war 
salary of the office, plus £120. 


Obituary.—We learn with regret that MR. HENRY B. Savers, 
second son of Mr. Henry M. Sayers, M.J.E.E., died on August 23rd 
at his father's house in Streatham, in his 29th year. He has lately 
been on the staff of Alloy Welding Processes, Ltd., and collaborated 
with Major Caldwell in a paper on electric arc welding, presented 
to the I. E. E. last year. 


a 


NEW COMPANIES REGISTERED. 


Jenner Light and Power Co., Ltd. (169,663).—Private 
company. Registered August 16th. Capital, £5,000 in £1 shares (4,000 pre- 
ference). To take over the business of clectrical engineers and contractors 
carried on at 11, Red Lion Square, W.C., as“ H. Jenner & Co., and to 
adopt an agreement with H. Jenner. The first directors are: H. Jenner, 35, 
Auckland Road, Шога; C. G. Maisey, Warlingham, Jersey Road, Osterley 
Park; €. G. Wood, Bertwood, Wimbledon, S.W. Secretary: D. J. Gaillard. 
Registered office: 11, Red Lion Square, W.C. 


Егіс Rivers:Smith, Ltd. (169,658).—Private company. 
Registered August 16th. Capital, £1,000 in 800 ordinary shares of 10s. each 
and 600 deferred shares of £l each. To carry on the business of electrical 
engineers and contractors, manufacturers of and dealers in fittings, accessories 
and appliances, &c. The subscribers (cach with onc deferred share) are: Mrs. 
E. Funnell, 25, High Street, Hampstead, N.W.3; J. H. Anneveld, 8. Albe- 
marie Mansions, Holloway, М7, accountant. The first directors are: R. 
Stagg and Eric Rivers-Smith. Solicitor: W. V. Reeve, 35, Coleman Strect, 
E.C. 


Zephyr Motor Transmission, Ltd. (169,702).— Private 
company. Registered August 17th. Capital, £75,000 in 105. shares. To ac- 
quire improvements relating to the application and transmission of motor 
power to bicycles and other light road vehicles, lathes, drills and other power 
machinery; to adopt an agreement with the Rhodesian Enterprises, Ltd., and 
the Westminster Industrial Syndicate, Ltd. The subscribers (cach with one 
share) are: W. A. Colyer, 329, High Holborn, W.C., solicitor; A. D. Vases, 
St. Michael's Vicarage, New Southgate, N. II. clerk. The first directors are: 
Arnold J. Marks, Sir Buchanan Scott, K. C. I. E., W. A. Colyer and two others, 
Qualification, £100. Remuneration, £150 each per annum (chairman, £200) 
and 5 per cent. of the net profits divided. Registered office: 25, Victoria 
Street, Westminster, 


E. J. Saunders & Co., Ltd. (169,712).—Private companv. 
Registered August 18th. Capital, £2, in £1 shares. To take over the 
business of builders, painters, decorators, locksmiths, electricians, contractors, 
builders’ merchants, &c., including goodwill and effects, but excluding book 
debts, carried on by E. J. Saunders, J. J. Saunders and H. J. Saunders at 
79 and 81, Albany Street, St. Pancras, as * E. J. Saunders & Co," The first 
directors are: E. J. Saunders, 91, Belsize Lane, South Hampstead, N.W.; 
J. J. Saunders, 52, Dewsbury Road, Willesden, N.W. Secretary: H. ]. 
Saunders. Registered office: 81, Albany Street, St. Pancras, N.W. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Steel Wing Co., Ltd. (formerly Krieger Electric Carriage 
Syndicate, Ltd.).—Mortgage dated August 6th, 1920, to secure advances up 
to £2,000. charged on certain money. Holder: D. J. Mooney, 48a, Gillingham 
Street, Westmnister. 
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Gratze, Ltd. (old company) .—Debenture dated July 28th, 
1*3, to secure £10, charged on company's undertaking and property, in- 
«luding uncalled capital. Holder: F. Clayton, 15, Hanover House, Regent's 
Park, N.W. 


Cambridge Electric Supply Co., Ltd.—Particulars of 
£10,000 authorised March 10th, 1920, present £3,500 charged on company's 
undertaking and property, present and future. 


W. A. and R. J. Jacobs, Ltd.—Debenture dated July 29th, 
1920, to secure all sums, not exceeding £2,000, which the mortgagee may be 
called upon to pay under a guarantee to company's bankers, charged on 
company s property, present and future, including uncalled capital, but ex- 
cluding certain leases. Holder: T. H. Dey, 93, Amhurst Park, N. 


W. H. Rayner & Sons, Ltd.—Mortgage dated July 28th, 


1920, to secure £1,000, charged on certain properties in Nottingham. ^ Holders : 
Sir James W. McCraith, Kt., J.P., The Park, Nottingham, and others. 


Allied Industries, Ltd. (in liquidation).—Satisfaction to 
the extent of £18,666 2s. 3d. on August 10th, 1920, of debentures dated Octo- 
ber 17th, 1918, securing £33,000. 


Brook Hirst & Co., Ltd. (95,264). — Return dated January 
13th (filed July 7th, 1920). Capital, £20,000 in £1 shares. 12,500 shares taken 
up. 412,500 considered as paid. Mortgages and charges, £7,000. 


Auglo-Portuguese Telephone, Ltd.  (24,545).— Return 
dated July 19th, 1920. Capital, 4500, 000 in £1 shares. 400, shares taken 
up. £63,546 paid, being £1 per share on 51,046, and 15. share on 250,000. 
£98,954 considered as paid. Mortgages and charges, £79,015. 


Orbit Electrical Co., Ltd.—S. Thompson, of 37, Lime 
Street, E.C., as receiver and manager on August 6th, 1920, under powers 
contained in debentures dated July Ist, 1919. 


€——— M —À 
CITY NOTES. 


The report of Brown, Boveri et Com- 
The Swiss pagnie of Baden, Switzerland, dealing with 
Brown, Boveri the year ended March 8186, 1920, refers to 
о. the issue of new shares for 12,000,000 fr. in 
September, 1919, a second issue of 7,000,000 
fr. in connection with the conclusion of a community of in- 
terests with Vickers, Ltd., who received a participation to this 
amount, and a third issue of 1,000,000 fr., thus making a total 
increase of 20,000,000 fr., and bringing the share capital up 
to 56,000,000 fr. The gross profits amount to 15,137,000 fr., as 
compared with 11,811,000 fr. in 1918-19. After defraying 
general expenses, interest charges, &c., and making provision 
for depreciation, the accounts show net profits and balance 
forward of 5,084,000 fr., as contrasted with 4,104,000 fr. in 
1918-19, and it is proposed to pay a dividend at the rate of 
8 per cent., which will absorb 4,200,000 fr., as against 9 per 
cent. and 3,240,000 fr. respectively in the preceding year. Of 
the new shares, those representing 7,000,000'fr. participate in 
Ше dividend to the amount of one half , While on the remainder 
the full rate is payable. 

The directors, referring to the course of business, state that 
the orders received at the end of 1918-19 and the beginning 
of the past financial year exhibited some weakness, but this 
situation of affairs was followed by a strong revival, and the 
total orders booked by the Swiss works reached 75,000,000 fr. 
in the year, of which about 30 per cent. applied to the inland 
market. As a result of the agreement with Vickers, Ltd., the 
company took up an interest in the Ateliers de Sécheron of 
Geneva, which was reorganised first by reducing the share 
capital from 10,000,000 fr. to 5,000,000 fr. and then increasing it 
to 10,000,000 fr. A participation was also taken up in Ше 
Micafil А.С. of Altstetten, makers of insulation materials, &c. 
The report proceeds to refer to other undertakings in which the 
company is interested, including the Scintilla A.G. of Solo- 
thurn, whose share capital was raised from 1,000,000 fr. to 
3,000,000 fr. The Gleichrichter (Rectifier) A.G., of Glarus, was 
still burdened with the high costs of experiments and develop- 
ment, and had suffered losses through the fall in foreign ex- 
change, but the company still had a wide scope for the future. 
The Audiffren Singrun Kalte Maschinen A.G. had removed its 


headquarters to Basle, and it could not be foreseen whether 


complications would result from the situation of manufacturing 
In the district of the Saar. 

Ihe report further mentions that the Elektrizitats Ges. 
Alioth, of Basle, made a distribution of 5 per cent. for 1919, as 
in the previous year, and the Motor A.G., of Baden, paid 5 per 
cent., as against 7 per cent. In the case of the Compagnie 
Electro-Mécanique, of Paris, the share capital was raised to 
25,000,000 fr. in November, 1919, and a further advance to 
40,000,000 fr. was made in the spring of 1920 so as to absorb 
the Société Francaise Westinghouse, in connection with the 
agreement with Vickers, Ltd., the French company having 
paid 8 per cent. for 1919 as in the preceding year. The 
l'eenomaaio Italiano Brown-Boveri, of Milan, increased its share 
capital to 12,000,000 lire last year, upon which a dividend at 
the rate of 8 per cent. was paid, and a further capital expan- 
son was impending in order to incorporate the Societa Italiana 
Westinghouse as 8 result of the agreement with Vickers, Ltd. 

e Brown-Boveri A.G., of Mannheim, raised ita share capital 
from. 9,000,000 to 15,000,000 marks, and subsequently to 
40.000.000 marks, While loans for 24,000,000 marks were also 
issued. In addition the Isaria Zähler Werke A.G. (Meter 
Works), of Munich, doubled its share capital to 5,500,000 marks, 
and a minimum dividend of 15 per cent. for 1919.20 was ex- 
pected, this being the same rate as in 1918-19. The A. S. 
Norsk Elektrisk & Brown, Boveri, of Christiania, again paid 


a dividend of 10 per cent., and the Austrian Brown, Boveri 
Werke, of Vienna, one of 7 per cent., while favourable results 
were also obtained by the subsidiary companies in Belgium, 
Holland and Spain. It is further stated that at the general 
meeting held in December, 1919, Sir Francis Barker, Sir Ernest 
Hiley and M. Guilleaume Pictet were elected to the board of 
directors in connection with the new arrangements previously 
mentioned. 


Stock Exchange Notices.—The Committee has ordered the 
undermentioned to be officially quoted. 

English Electric Co.—90,000 ordinary shares of #1 each, fully 
paid, Nos. 1,431,510 to 1,521,509. 

India-Rubber, Gutta-Percha and Telegraph Works Co.— 
500,000 ordinary shares of £1 each, fully paid, Nos. 1 to 500,000; 
and 250,000 five per cent. cumulative preference shares of £1 
each, fully paid, Nos. 1 to 250,000. ` | 

The Committee has specially allowed dealings in the follow- 
ing under temporary regulation 4 (3):— | 

Oxford Electric Co.—£25,000 eight per cent. second mortgage 
debentures (regstered), Nos. 1 to 151 (£100); 1 to 184 (£50) ; 
and 1 to 35 (420). 


W. T. Henley's Telegraph Works Co., Ltd.—Dividend ой 
the preference shares at the rate of 44 per cent. per annum, 
less income tax, for the half year ended June 30th. Interim 
dividend on the ordinary shares of ls. per share, less income 
tax. ; 

Adelaide Electric Supply.—Dividend at rate of 6 per cent. 

r annum on 6 per cent. cumulative preference, less tax, for 

alf-year ending August 3lst. 


Melbourne Electric Supply.—Dividend at rate of 7 per cent. 
per annum on 7 per cent. cumulative preference, less tax, for 
half-year ending August 31st. 


Davis & Timmins.—Interim dividend of 3 per cent., free 
of tax, on the ordinary shares for the half-year. 


Tyneside Electrical Development.—Interim dividend of 3 
per cent. on preferred ordinary for past half-year. | 


Para Electric Railways and Lighting.—Dividend of 6 per 
cent. per annum, less tax, on ordinary and preference for 
half-year. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


THERE is a rather more cheerful tendency about Stock Ex- 
change markets in the gilt-edged departments. Business 
remains retail, but in spite of the holiday season, the purely 
investment stocks show a good deal of strength, owing to the 
monetary outlook having taken a turn for the better. The 
threatened 8 per cent. Bank Rate is thought to be rather less 
of a certainty, and those called optimists are hopeful of the 
autumn stringency being circumvented without a rise in the 
Bank minimum. Industrial issues that depend upon coal con- 
ditions are mostly lower, in consequence of the outlook in 
the coul trade. There has been trouble in Sheffield, over the 
action of the Electrical Trades Union, and this served to 
depress the engineering shares generally. 

Decided dulness developed amongst the various manufac- 
turing shares. Crompton ordinary gave way to 18s. 6d. and 
changed hands as low as 17s. Edison Swans have been dealt 
in below а pound. Telegraph Constructions went back to 4. 
Henleys have dropped to 35s. General Electrics are excep- 
tionally better at 27s. 6d. Telephone Manufacturing: went 
back to 18s. öd., and Siemens to 248. 6d. English Electrics 
are 18s., and the 6 per cent. preference lós., with the 51 per 
cent. Sinking Fund debentures 82}. 

British Electric Transformers have eased off to a guinea, 
and the 7 per cent. preference are 16s. 3d. Callender's new 
ordinary lately marked 25s. 6d.; the 71 B preference 
drooped to 19s. 3d. Fuller's United Electric ordinary are dull 
at 155. 9d., and the 8 per cent. participating preference can be 
bought for about 178. 6d. The new 7 per cent. tax-free Short 
lerm Notes stand at a trifle over 100. ` 

The heaviness in the market for these various industrials is 
directly attributable to the Electrical Trades Union attitude, 
but this latter consideration simply serves to underline and 
emphasise the reasons set out in this column last week to 
explain the investor's reluctance to buy ordinary shares in 
most industrial companies. New issues continue to make their 
appearance—each offering more tempting terms than the last. 
While the public can get 74 to 84 per cent. on good-class pre- 
ference shares—and 7 to 74 per cent. on debentures—a round 
10 per cent. is demanded from the ordinary shares. Nor does 
even this latter rate entirely saWsfy those who argue that 
E.P.D. may lead to reduction in the dividends paid during 
the past few years. With the coal outlook so closelv approxi- 
mating the colour of the mineral, there is not much induce- 
ment to buy anything likely to be affected by a strike. 

Home Railways, nevertheless, remain tolerably steady, and 
amongst Undergrounds, a rise of 4 restored Metropolitans to 
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д0. The prospect of the various Tube lines starting to make 
profits under the fare-raising scheme 15 directing mild atten- 
tion to Central Londons. Of the three classes of Guaranteed 
Assented stocks—ordinary, deferred ordinary and preferred 
ordinary—the first two stand about 424, the preferred being 
3 higher than the others. The ordinary stock, non-assented 
and non-guaranteed is 373, the preferred 454, and deferred 354. 
For 1919 the last-named received 3 per cent. dividend. It is 
very doubtful, however, whether there is any appreciable 
amount of stock in the market at these prices. Indeed, the 
non-assented ordinary, although nominally 371, changed hands 
at 49 towards the end of last week. 

Cable stocks have begun to crumble a little in price, declines 
being shown by Eastern Extensions, Globe ordinary, Great 
Northerns and Cuba Submarines. Here, again, the influence 
of new issues operates as а factor of disturbance. The finan- 
cial fashion of the moment is to offer securities upon which 
dividends will be paid free of tax, and these come, of course, 
into direct. competition. with the usually popular favourites 
amongst telegraph companies’ stocks. Marconis soon lost their 
strength of a week ago, and are back to 568. 3d. Direct 
United States gave way to 43. Foreigners make a poor show- 
ing. Mexican Light and Power common are supposed to be 
about 13, but a recent seller could get no better than 11 for 
the shares. Mexico Tramways sixes shed 3, and the news 
from the country is disappointing. Brazilian Tractions lost a 
trifle, and the Argentine market is dull. In the rubber share 
market а stiffening in the raw material is a hopeful feature, 
and helps to keep prices hard. Armaments are not bad, in 
spite of the coal trouble. Vickers notes are 3 premium, but 
Armstrong second debenture remains about 8 discount. 


SHARE LIST OF ELEOTRIOAL OOMPANIES. 


Home ELECTRICITY COMPANIES, 


Dividend Price 
— 5. Yield 
1918. 1919, 1990. Rise or fall.  p.o. 
ee ee ee 8 19 e = £) 8 9 
Shari Orcas Order өө ee 4 7 = 10 16 6 
do. do. do @ Pref. .. 4 E = 8 8 8 
ee oe m 8 4 м 8 0 0 
Oi ot ee ee ee 8 10 1 — 8 17 10 
з do. 6 per cent. Pref. .. 6 6 17/6 = 6 17 9 
Oounty of ee ee ee 7 8 72 — Н 10 6 0 
do do. 6 percent. Pref. 6 6 51 + 7 80 
ee ee 6 7 : 84xd -— 9 0 6 
London е e? ee Nil 24 13 — 6 0 0 
do. до. 6peroent.Pref... _6 6 8 = 10 0 0 
Bt. James' an Mall. 10 12 0 == 9 1 2 
th e ° ee 6 6 — 9 19 0 
South Metropolitan Pref. .. «„ 17 7 1 = 7100 
os ee 8 10 5 — 10 0 0 
TRLEGRAPHS AND TELEPHONES. 
Anglo-Am. Tel, Pref, oe oe 6 6 — 7 11 0 
do, р Def, ee ee 89/6 ü i т, 2. n 0 
Ouba Sub. = ee eo ee 7 " 1 8 == à *8 7 6 
Extension se ee ee 8 10 146 — *6 17 6 
Bastern Tel. Ord. es oe ee 8 10 1404 — { ы 14 4 
Globe Tel, and т, Ord. ee oe 8 10 14 — *$ 14 10 
. А do. о өө oe 6 6 al = 7 1 9 
Great Northern Tel, ee ee 22 29 31 — a 10 4 8 
1 oe - . 18 10 80 = 8 6 8 
Marconi e e 5 9 3t; — ү, 880 
United R. Plate Tel. ee ee 8 8 6g TS i *6 1 0 
West India and Panama .. eo 1/8 МП tà — Nil 
Western Telegraph. ee ee 8 10 15 — 8 18 4 
Home Rins, 
Oentral London Ord. Assented .. 4 4 44% — 8 19 9 
tan ee es ев ee 1 E 20xd + А 6 5 0 
о. e. ee Nu 15 — Nil 
Und El - NU Ni 13 — Nil 
. do, “А” . Ni NI 5,6 — Nil 
do. ә 6 ae b 4 57% — == 
FoREIGN Trams, &oc. 
Anglo-Artg. Tramr, First Pref. . Nil 53 8i — 8 9 2 
do. do. &dPref, .. Nil Nil В} — Nil 
do. ` do. 6 Deb, ee 6 6 573 == 1 8 12 6 
Bombay Electrio Pret. s 6 6 191 — 410 0 
British Columbia Elec. Rly. Pice, 6 b b4 — 9 3 6 
do. o. ferrred a b 4 — $ "9 6 
do. do. Deferred N 8 50, xd — *819 0 
do. do. Deb. ч En 65 — 1714 7 
Mexico Trams 5 per cent. Bonds.. N 89 = Nil 
do. 6 per cent. Bonds.. МИ Nil 23 —B Nil 
Mexican Light Common .. ee Nil fl 18 —1 Nil 
до. Pref. os ee Nil Nil 254 — нп 
do. 1st Bonds ee ee Nil Nil 50 — Nil 
MANUFAOTURING COMPANIBS. 
Babcock & Wiloox .. "э ° 15 15 9% — *8 0 0 
British Aluminium Ord, .. ee 10 10 1 — 10 0 0 
British Insulated Ord, .. 194 15 113 = 8 5 6 
Oallenders РА Pu о ео 25 15 1j — 11 8 6 
eee ee ee 18 е — 4 Б 
Castner. Kellner oe T ee 200 m 8 — H 18 4 
Orompton Ота. ee ee ee 10 10 18/6 — 1/- 10 16 4 
Edison-Bwan, “А " ee 10 10 1 — . 9 8 6 
do. do. 6 per cent. Deb, TM 6 s — 6 5 9 
Blectrio Construction T ee 10 10 M — 10 18 4 
Gen. Elec. Pref, ee ee oe 64 64 18/6 => 10 6 
do. Ord, ee ee » 10 10 1: + . 7 6 6 
Henley .. "I % 15 1 -l sns 
do. 4$ oe ee ee 44 4 — 6 18 6 
India-Rubber.. - ee „ 10 10 26/9 == *7 15 4 
Met. -Vickers Pret, oe ee oe = 8 2 E 76 2 
Siemens Ord.. " ee eo oe 10 10 94,6 - ва. *8 B 6 
Telegraph Con. oe ee ee 90 90 30 = 4 ‘6 0 0 


* Dividends paid free of Income Тат, 


MARKET QUOTATIONS. 


It should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances. 


Tuesday, August 24th. 


CHEMICALS, &c. |, Jen Fidei e 
| 
a Acid, Oxalic oe eee ove ove per Ib. | 2/6 
a Ammoniac Bal per ton £100 " 
a Ammonia, Muriate (large crystal) "i £92 " 
a Bisulphide of Carbon 88 кн i уе P 
a Borax е i " £50 92 
= борго: Bulphate ee " vas n £42 42 dee 
a Potash, Chlorate н .. per lb. 1/- se 
a „ Perchlorate bay. QN " 1/8 ре 
a Shellac. " per ot. £84 ae 
a Bulphate of Magnesia uae .. per юп | £18 
а Bulphur, Sublimed Flowers MA ўз £28 cr 
Lump À 4 n £25 ss 
в а Boda, Chlorate per ib. ва. e 
Crystals per ton 412 Ses 
a a Bodium Bichromate, ‘casks | per lb. | x e 
| 
METALS, &c. | 
g Babbitt's Metal Ingots рег ton 4118 to £845 A: 
c Brass (rolled metal 2” to 127 basis) per lb. 1/4 4d. inc. 
А „ Tubes (solid drawn)... i is to 1/64 и 
» Wire, basis P Т 1/34 ds 
c Copper Tubes (solid drawn) e " 1/9 ЮУ 
g » Bars ane ое . рег юп £168 TUE 
g 5 ae six os v £108 E 
E oe eos 99 #166 TS 
d n (Eleotrolytic] Bars " £116 £1 dec 
d үз эз Sheets  .. HE £158 £l dec 
d i i Wire Rods.. »i £192 £1 dec. 
d [T] Т] H.C. Wire es per lb. 1/34 2d. dec 
f Ebonite Rod. oe ase eee »" 8/6 6d. iuc 
f à Bheet sds T eas " 8/- 6d. inc. 
п German Silver Wire d^ ш: 55 8 / p 
h Gutta-percha, fine ... si ET ” 14/- gi 
А lndia-rubber, Para fine  ... 10 1/94 id. dec. 
i Iron Pig (Cleveland Warrants) . per ton Nom " 
„ Wire, galv. No. 8, Р.О. qual. 5i | £59 Ко 
g Lead, English Pig eon wee of Я £35 10s 805. dec 
A Mercury . ee per bot. £20 10s to £21 ve 
е Mica (in original cases) small e. per lb, | 6d. to 4/6 me 
: i m n» medium.. T 5/- to 10/. | Ме 
» large " 19/6 to 25/- & up | see 
с Рһоврһог Bronze, plain castings а | 1/6 to 1/11 i 
g i „ rolled bars and rods "n 2/2 to 2/6 
ү » rolled strip & sheet " | 2/3 to 2/9 
r Silicium Bronze Wire + per lb. 111} 
ГУ Bteel, Magnet, in bars "T" өөө FT) 1/8 ius 
А Тіп, Block (English) 5 .. рег ton 4262 £14 to £15 dec. 
„ Wire, Nos. 1 to 16 .. Per lb. 4/9 
* White Anti. friction Metals per ton £80 to £835 
Quotations supplied by— 
а G. Boor & Co. James & Shak 


Edward Till & Co. 
i Bolling & Lowe. 
l Richard Johnson & Nephew, 144 
n P. Ormiston & Sons. 
r W. F. Dennis & Со, 


c Thos. Bolton & Sons, Ltd. 

d Frederick Smith & Co. 

e Е. Wiggins & Sons. 

f India- Rubber, Gutta-Percha and 
Telegraph Works Co., Lid. 


Nela Research Laboratories, U. S.A.—Nela Research 
Laboratory was organised in 1908, under the directorship of Dr. 
Edward P. Hyde. as the Physical Laboratory of the National Elec- 
tric Lamp Association ; the name was changed to Nela Research 
Laboratory in 1913, when the National Electric Lamp Association 
became the National Lamp Works of the General Electric Co., 

*.8.A. For some years the Laboratory was devoted exclusively to 

e development of those sciences on which the art of lighting has 
its foundation, but in 1914 the functions of the Laboratory were 
extended by the addition of a small Section of Applied Science, 
which had an immediate practical objective. The Section of 
Applied Science is now being largely extended as a separate 
Laboratory of Applied Science under the immediate direction of 
Mr. M. Luckiesh, who becomes Director of Applied Science, and 
anew building is being constructed to house this branch of the 
work, which will be carried forward with a staff of several 
physicists, an engineer,.an architect, and a designer, together with 
the necessary technical and clerical assistants. 

Dr. Ernest Fox Nichols, formerly President of Dartmouth College, 
and more recently Professor of Physics at Yale University, as we 
recently stated, has accepted an invitation to assume the immediate 
direction of the Laboratory of Pure Science, under the title of 
Director of Pure Science. The work of this Laboratory will be 
continued in the present building, and somewhat further 
extended. 

The Laboratory of Pure Science and the Laboratory of Applied 
Science will, together, constitute the Nela Research Laboratories, 
and will be co-ordinated under the general direction of Dr. Hyde, 
who becomes Director of Research. 

This announcement illustratea three noteworthy tendencies of 
the present day, on which we have commented from time to time :— 
The importance attached to research in modern industrial 
concerns ; the importance attached to research in pure science, эй 
well as in applied science; and the migration of highly-trained 
scientific investigators from the Universities to the works —which 
will have very serious consequences for the former, unless means 
are found to retain their services as teachers by paying them 
adequate salaries, 
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ELECTRICAL CONDITIONS 


IN HOLLAND. 


[А GOVERNMENT OFFICIAL'S REVIEW OF THE SITUATION. | 


THe Department of Overseas Trade has issued a report on 
the Economie, Financial, and Industrial Conditions of 
Holland " in 1919, prepared by Mr. R. V. Laming, O. B. E., 
commercial secretary to П.М. Legation, The Hague. The 


report and appendices extend to 114 pages, and а summary 
of those parts which will be of interest to our readers is 
given. below. 

The report, dealing with industry and production, states 
that the activity of the engineering works continued to im- 
prove, and orders for home account experienced an increase. 
It was possible to obtain coal and other raw materials more 
regularly, and the only competition that was feared was from 
German nuports, but these were not popular owing to the 
deliveries and methods of payment being irregular, contract 
prices not being adhered to, and being liable to continual 
Increases as the value of the mark declined. The future ex- 
pectations were based upon the possibility of obtaining Dutch 
raw materials which would stabilise the costs of production 
and enable manufacturers to quote firm prices. In the case 
of the copper and metal foundries, the pre-war activity bad 
been resumed by the end of the year, although raw materials 
and the cost of production were liable to fluctuations. The 
prospects were considered favourable for the most part. 

The electrical industry was confronted with much competi- 
tion from imports from Germany, namely, elements (bat- 
teries), &c. On the other hand, makers of electrical machinery 
did not experience any foreign rivalry. The production of 
electric lamp bulbs continued to increase. owing to the large 
demand and the excellent quality of the output, this branch 
not being influenced by the adverse exchanges. Makers of 
enamelled ironware were faced with competition from’ abroad, 
but were able generally to maintain their position in tlie home 
markets. Ihe copper rolling mills in general found an im- 
proved demand, but the reduction in working hours was felt 
to be a handicap. The gas works benefited by the improved 
conditions after rationing of the supply was discontinued, aud 
the fuel deliveries. were more regular and of better quality. 
It is noted that the effects of rationing have been main- 
tained, economisers being generally m use, and petroleum 
also being more widely employed, both for cooking and heat- 
ing purposes. In this connection it 1s mentioned that while 
electricity was generally being utilised for lighting purposes 
as much as possible, for reasons of economy, the consumption 
of gas generally declined, as compared with the conditions 
before the war. Not only so, but the development of the 
distribution of electric power in many districts rendered it 
possible to extend the milling of flour in. these areas. 

The general conclusion is that the Dutch industries were 
able to resume activity. sooner than was expected after the 
long period of stagnation due to war conditions. 


The report quotes from a commercial 

Radio: journal an article by Prof. C. L. van der 

Telegraphy. Bilt, of Delft University; dealing with tlie 

development of wireless telegraphy. It is 

first mentioned that the Govermment station erected at 

Scheveningen in 1904 now works within a radius of 500 miles, 

and the wireless installations on Duteh ships, which were 

controlled by the Societe Internationale de Telegraphie Sans 

Fil, were taken over by the Dutch Telegraph Co., Radio- 
Holl: and,” last September. 

The question of est; ablishing direct communication between 
the Netherlands and the East Indian colonies has now, been 
practically solved. After various experiments, the Dutch 
Government commenced the. construction. of. two powerful 
stations at Kootwijk, near Apeldoorn, Gelderland, and at 
Sumbeek, near Boxmeer, North Brabant. It was decided 
to erect a transmitting station with a high frequency machine 
and frequency duplicators on the Telefunken system, with a 
separate receiving station. A preliminary credit of 2,000,000 
fl. was voted by the States General, and in September, 1915, 
a contract was concluded with the Gesellschaft für Drahtlose 
Telegraphie for the supply of separate trunsmitting and re- 
ceiving stations for direct communication with the East 
Indies, and, if desired, with other countries. The stations are 
so planned that a duplex service is said to be possible. 

The receiving station at Sambeek was begun in August, 
1919; the antenna will be in harmony with the transmitting 
station situated on the plateau of Bandoeng, Java; and the 
station is equipped for receiving damped and undamped waves 
up to a wave length of 40,000 metres. On the other hand, 
the transmitting station at Kootwijk contains a high fre- 
quency alternating-current generator of 500. kw. at 6,000 
periods, together with frequency transformers, By the use 
of various combinations it will be possible to generate waves 
of 6,000 to 12,000 metres and more im length. Trial messages 
from Java have been frequently heard at Huizen and Blaricum, 
North Holland. 

It is also mentioned that a powerful station has recently 
been constructed at Curacoa, and plans exist for the erection 
of another station at Surinain, so that the Netherlands West 
Indies will also be able to e in wireless communica- 
tion all over the world. 


Coming to consider the subject of the 
electrification of railways and tramways, 
the report states that the conversion of the 
railway between The Hague and Amster- 
dam and Amersfoort is projected, and many 
of the steam tramway companies are contemplating similar 
action. The railway companies have sent a commission 
abroad to inquire and report on the systems of electric traction 
in use in England, Switzerland, and America, and on the 
completion of the tour, a decision will be reached as to the 
most advantageous method for use in Holland. Although 
no railways were converted during the war, there was a 
tendency in the publie administration towards the general 
electrification of all power schemes, mines, large industrial 


undertakings, ќе. 
| The Minister of Public Works appointed 
a commission in April, 1919, to report on a 
Electricity scheme for the supply of electric power 
Supply. under one uniform control. In the course 
of its report the Commission expresses the 
opinion that the production of electric power as à whole should 
be entrusted to the State, power being supplied in bulk through 
high-tension feeders from central stations to transformer 
stations; that the work of transmitting energy from the 
distributing centres to the principal places of consumption 
should be aliotted to the provincial governments, and that 
the direct supply to consumers ought to be placed in the 
hands of the municipal councils. It is, however, recommended 
that the provincial. governments should be empowered to 
furnish energy independently of municipalities to undertak- 
ings of more than a local character, such as tr amways, works 
for the draining of marshes, large factories, &c., and that 
certain towns already having generating stations should. be 
exempt from these proposals. 

The execution of the scheme would require the erection of 
a high-tension overhead network for a minimum pressure of 
50,00). volts, fed from a number of generating stations, whilst 
the energy would be distributed at 10,000 volts through the 
transformer stations. It is mentioned that generation in the 
long run will be effected most economically from a small 
number of stations, each of a capacity of 75,000 kw., that the 
cost of several stations of from 200,000 to 300.000 Kw. would 
amount to 50,000,000 fl., and a network of mains and trans- 
former stations for these powers would represent a further 
15,000,000 fl., extended over a period of from 5 to 10 years. 
The Commission makes suggestions for initial works, proposes 
the formation of a joint stock company to undertake the 
work, in which the shareholders are the State, the provincial 
governments, and the municipalities, and suggests the con- 
stitution of an Electricity Council of at least 15 members to 
control the industry, and the appropriation by Bill of 
10,000,000 fl. for the State electrical industry in 192). 

The appendices contain a report from the Aeting British 
Consul at Amsterdam,- who states that there is a general 
tendeney to combine the electrification of large parts of the 
province. Thus а new company was formed under the title 
of the P. E. (J. E. M., which is really a combination of the 
electrical works of Amsterdam. Haarlem, and Alkmaar. A 
project is on hand to electrify the whole of the Watergraaf- 
meer“ polder " (drained marsh) at a cost of 2,000,000 fl., and 
it is also proposed to convert to electric traction the existing 
steam railway between Ainsterdam and Hilversum, and Ani- 
sterdam and The Hague. A further appendix gives the follow- 
ing figures concerning the Dutch exports of electric glow 
lamps in 1919 : — 


Exports or Grow. АМР IN 1919. 


Electrification of 
Railways and 
Tramways. 


State-controlled 


Weight in Value in 

Destination. metrical tons. florins. 

Ceu sf 8 pes Bit $ 5953.93 5,465,304 
Great Britain - ы M Sis 289.05 .. 2,993,816 

Belgium Y : a . 251.14 . 2,398,930 
Italy bd - e ET ET Ax). Y ... 9,330,307 
Sweden a a, 925 e M 177.44. 1,435,000 
Argentina an д = n. 128.229. ... 1.196.870 
Spain 985 67 nh NT а 114.00 ... 92.196 
Brazil " un 87.72 * 835.96 
Denmark 98.18 796.721 
Australia and New Zealand . 1 .. . . 97.95 799,191 
Total, including all destinations . 2.745.060 . 23,561,258 


_—_— MÀ MÀ we | 


German Price Reduction.—Thesale pricedepa: tment of the 
Union of the German Electrical Industry, despite increase in wages, 
salaries, and general expenses, has reduced the war-time additions on 
machines and transformers by 10 per cent., in the price determin- 
ation of which the prices of iron and steel play an important part. 
In the case of other manufactures, however, it has not been possible 
to lower prices, as the costs of production are mainly based upon 
wages, salaries and general expenses, or upon the cost of raw 
materiala such as porcelain, marble, insulating material, zinc 
castings, &c., the prices of which have not yet fallen. 
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EXTRA LONG-DISTANCE TRANSMISSION OF 
ELECTRICAL ENERGY. 


PRINCIPLES AND APPLICATIONS OF THE QUARTER-WAVE 
AND HALF-WAVE SYSTEMS. 


(Continued from page 251). 


The Half-ware Trunsmission Line —In the earlier portions of 
this article we have considered, with numerical data, the trans- 
mission of high power—in the neighbourhood of 100,000 kw.— 
over distances such ав 300 miles, using the constant voltage system 
of transmission now employed almost universally. It has also 
been shown that the quarter-wave system makes possible, in certain 
cases, economical transmission over greater distances and under 
better conditions, particu'arly with regard to regulation. This 
was demonstrated by aid of a numerical example for transmission 
over a distance of 750 miles 

It is now proposed to show, again by the aid of a numerical 
example, that under certain conditions yet better results can be 
obtained over even greater distances and without using any other 
generating-stution equipment than that which is already well known 
and proven in industrial ssrrice, To this end we employ the * half- 
wave line," and, for the present, we will assume that it is desired 
to transmit enerzy in bulk from point to point without inter- 
mediate tappings. 

In the quarter-wave system the line is such that the time required 
for electrical propagation from end to end is ons-quurter of the 
periodic time of the alternsting current employed. The relation 
between frequency, velocity, and length of time ів then: = vjl. 
In the half-wave system the line is such that the time of propaga- 
tion is one-half of the periodic time of the current. Then/ = v/2/, 
corresponding to a line length of 1,889 miles (3,000 km.) in the case 
of 60-cycle working. Also / = 1/2/ (Ui Cj), where L, C, represent 
the inductance and capa»ity per unit length. 

Fundamental Equations —Assuming that the delivery end of the 
line is connected to a circuit absorbing a current I, at voltage Uy, 
the current I and voltage U required at each point in the line, to 
yield 1, and v, at the load, are given by : — 
| I = 10 cos ВІ — jU, V (C/L,) X sin Bl 
and U = U,oo3 pl — jov (LC) x ain 81. the line resistance 
being neglected for the first approximation. The angle B/, called 
the angle of phase distance, is such that for а half-wave line, 
Ві = т; B being а constant. Substituting cos 8/ = — 1, and віп 
Bl = 0, we have for а half-wave line I = — 1,. and U = — v, 
The corresponding result for a quarter-wave line, or for the centre 
point of a half-wave line, is: I, = — jU, ¥(C,/L,), and u, = — 
J To ~ (Llc). 


From these equations it will bə seen that the half-wave line is 


suitable for the transmission of energy at constant voltage, and 
that it justifies the hope that exceptionally favourable resulta will 
be obtained, for—neglecting simply the resistance—we find that 
the self-induction and capacity of the line vanish from our 
equations, and so do the resistance and power factor of the load. 
The capacity current which is often so troublesome and, in lines 
of moderate length, more troublesome the greater the distance, 
here disappears. When I, = 0, 1 = О as well. In other words, the 
alternators have not to supply any current when the line is on open 
circuit. The centre of the line is nevertheless traversed by an 
appreciable current under these conditions, and it is this current 
which remains constant when the load varies (ав already discussed 
in connection with quarter-wave transmission) Thus, on open 
circuit 7, = бапа 1, has the value given above, and may be 
regarded as made up of two component currents flowing in opposite 
directions from the centre of the line, and becoming zəro at each 
end. We have thus а form of resonance, a current flowing in the 
central portions of the line, but no demand being made upon the 
alternator. 

In the preceding paragraphs it has, of course, been assumed that 
the line resistance is zero, and in order to ascartain the influence of 
line resistance and to study quantitatively the characteristics of 
half-wave lines, we may take a numerical example. 

. Numerical Example of Half- Wave Tra nn. -In order to 
facilitate comparisons, the line considered is assumed to be identical 
with the quarter-wave line already studied, except that it is about 
twice as long, viz, 2,370 km. (1,185 miles), instead of 1,209 km. 
(750 miles), Aluminium cables of 5 sq. cm. section are assumed, and 
the cases considered are transmission of 100,000 Kw., 75.000 KW , and 
50,000 Kw. with power factors 1'0, 09, 0°%, and 0'7. The phase of 
the delivered voltage is taken as zero, and it is assumed that the 
delivered phase-voltage is 100,000 volts, i.e., 173,000 volta between 
lines. 

Table V shows the conditions obtaining in the several cases con- 
sidered. It is found that :—(1) To obtain 100,000 volts delivered 
phase-voltage, it is sufficient to maintain at the beginning of the 
line a pressure rising from 102,500 volts on open circuit to 131,000 
volts on fall load. The ratio of these initial voltages is only 
1 : 1'28, and the actual value of the initial voltage is practically 
independent of the power factor of the load. If automatic voltage 
regulators be used to control the input voltage according to the 
law :— 

/ = (101,500 + 7.00) volts per 10,000 Kw. input), the delivered 
voltage will remain 100.000 volts constant within 1 per cent. The 
regulation could probably be rendered yet better by taking into 
account power- factor, since the power-factors at tha two ends of 
the line vary together. 

2. Three aluminium conductors, each of 5 sq. cm., can thus 
transmit 100,000 Kw., with a station voltage not exceeding 131,000 


volts between line and neutral, or 225,000 volts between phases. 
The weight of the conductors would be about 100 kg. (220 lb.) рег 
Kw. transmitted, so that their cost would certainly be no obstacle 
to the use of the aystem. 

3. The efficiency, above 50,000 or 60,000 KW., is about 60 per cent. 
for all power factors within the range considered. Higher 
efficiency could be obtained, without undue capital expenditure, by 
using larger conductors. 

4. The ligh:-!oad current is practically nil, and the current then 
delivered by the machines is at unity power factor. ‘ 

5. The delivered voltage is displaced in phase by 180 to 193 
from the input voltage, and the delivered current is displaced 17) 
to 179 from the input current. i. e., in both cases the phase dir- 
placement is about 180. The power factor is, therefore, practically 
the same at both ends of the line, such difference as exists being in 
a favourable direction, i.e., higher power factor at the station end 
of the line. 


TABLE V.—Loap CHARACTERISTICS OF HALF-WAVE LINE, 
1,485 MILES (2,370 KM.) IN LENGTH. 


P mo Ete ves м Lees. iE cse sm 


Input. 


Power Load. 
ET 5 
! 8 

| 

100,000 | 10 333˙3 130.400 399 2 0 9398 156,000 6+'0 
09 | 371 130,500 430'6 0 965 162,900 61:4 
oB. 416 130,900 47072 | 0'925 170,800 58˙5 
0:7 | 476 131,900 5272 | 0°886 184,400 512 
75,000 | 10 250 123,400 31472 : 09998 110.500 6+5 
0'9 | 278 123.200 3393 | 0'963 120,800 | 621 
08 | 312 123 500 3697 | 0°914 125.000 ! 6070 
07 367 |123,900| 410°3 | 0:871 133,700 562 
60,000 | 10 | 1667! 116,500! 2287 | 0'9997 | 79,700 | 628 
09 |1855| 116,200 241'7 0966 | 81,300 ! 61:5 
08 208 116 200 2595 0922 | 83,400| 600 
07 | 238 | 116,400) 28t8 | 0:872 | 86,600; 57°8 
Open — | —— — SOR ни и си 
circuit! — | — | 1€2500| 583 | 0998 17,950 — 


Small variation: in frequency have no serious effect, the line 
remaining & half-wave line to the same extent that its half 
remains a quarter- wave line, Nevertheleas, it is of course, desirab!e 
that the frequency should be as nearly as possible constant. 

Over-Voltages.—The general magnitude of over voltage attained 
may be determined by neglecting the line resistance as a first 
approximation. On the basis of caloulations which it is unneces- 
sary to reproduce, M. Bunet concludes that :—(1) At the middle of 
the half-wave line the load current of 476 amperes (corresponding to 
100,000 Kw. at 0'7 power factor) would produce a phase pressure 
of 175,000 volts, or 300,000 volta between phases; (2) maximum 
over-voltage would be reached at about 75 per cent. of the distance 
alone the line (i. e., at the quarter point near the load), and would 
there be about 180,000 volts, or more than 300,000 volta between 
phases when the load current = 476 amperes at cos o = 0°7. 

Obviously, line pressures in the neighbourhood of 300,000 volts 
constitute a practical objection to the system, but this actual value 
applies to the hypothetical example here considered, and it is to be 
hoped that by the time it бесот зв necessary to transmit electricity 
1,500 miles, the safe limit of voltage will also have been increased. 

When the half-wave line is on opencircuit, the voltage—equal at 
the ends—decreases to about 0'7 times the initial value at the 
quarter-points, and almost to zero at the mid-point. As viewed 
from the axis of distance, the voltage curve is then very convex. 
On increasing the load, the voltage curve becomes less conver, and 
assumes successively the form of a lower and upper lip ; ultimately 
the over-voltages appear. For given power. the voltage curve is 
les8 convex, or more concave, in general form, the lower the power 
factor. The curve rises less rapidly when the inductance 
diminishes or when the capacity increases, since I/ is the 
coefficient determining the progressive displacement of the curve 
with load. 

The effect of increnting capacity (by the use of insulated cables) 
is considered later, but, without having recourse to this expedient, 
the natural coefficients for overhead lines allow 50,000 Kw. to be 
transmitted by a three-phase line without serious over-volta:es, 
even if the power factor falls to 07 (the actual phase voltages 
being then about 90,000 volta at the mid-point and 124,000 volts 
at the quarter-points. With a higher power factor, 75,000 Kw. 
could be tranamitted, and even 100,000 Kw. could be transmitted 
without exceeding 225,000 volts between phases if the power factor 
be near un:ty. Even if it be necessary to limit the power to 
50,000 Kw., the cost of conductors is not prohibitive. 

Since L; and c; do not vary much with reduction in the size of 
wire, over-vo!tages might be eliminated by using smaller conductors 
conveying less power. Three conductors each of 1 sq. cm. section 
would transmit safely much mo:e than one-fifth of the power 
transmitted by lines of 5 sq. cm. section. but the efficiency would 
be low, because the current at the centre would remain about 
275 amperes (corresponding to quarter-wave constant-current 
conditions) whatever the power absorbed. 

Protection against excessive voltaze resulting from excessive 
current would be obtained by overload circuit.breakers ; and 
lightning arresters would be installed along the line and adjusted 
for a pressure lower than the puncture-voltage of the insulators. 

Comparis in with 900 km. Transmission, Table VI makes possible 
comparison between the performance of а half-waveline and that 
of an ordinary three-phase line using aluminium cables of 
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500 sq. mm. section or copper cables of 300 sq. mm. The maximum 
power transmitted is taken to be 75,000 Kw. at power factors of from 
ГО to 0:7, and with 173,000 volts between phases at the load. The 
suffix a after the power factor at the station indicates that the 
current leads on the voltage; similarly, r indicates that the 
current lags. 


TABLE VI.—Loap CHARACTERISTI^S OF ORDINARY THREE- 
| PHASE LINE, 312 MILES (500 км) IN LENGTH. | 


Power Load. Input. S. 
ONT | ower lemen! P ЕТ 
mae ware) eter er ate, | ыны | ferr Pe | eas 

. % 
75,000 1°0 230 | 105,600 259 0995 | 81,500 | 92°0 
0'9 278 | 126,500 213 |0'995 7 | 80,300 | 93:5 

0'8 312 |141,100 | 202 1|09587|81,900 | 91°6 

0'7 357 154,800 205 |0876 7 83,400 | 900 

87,500 10 125 88,600 192 0˙780 % 39,900 94°U 
0˙9 139 101 200 154 O0 840 a 39 БОО | 95°0 

0`8 156 | 107,200 136 | 0°891 a} 39,100 | 960 

07 178 | 115,600 120 | 0°945a| 39,200 | 95°7 

Open — — — - - -— 

cirouit | — — 79,300 | 163 |0045a 600 | — 


The principal facts disclosed by the table are as follows :—(1) To 


maintain 100,000 volts phase-voltage at the load, the input voltage 
must be varied from 79,300 volts on open circuit to 154,800 volts 
when supplying 75,000 Kw. at 0˙7 power factor, i.e., in the ratio 
1: 1°95 


From the point of view of maximum line voltage the ordinary 
transmission line for 500 km. is practically equivalent to the half- 
wave line for 2,400 km. This is only what might be expected; 
the maximum pressure in a half-wave system is near the quarter- 
points (of its length), &nd isthere about equal to the voltage which 
would have to be provided for ordinary transmission over this 
quarter distance. 

In the 500-km. transmission the input voltage for given delivered 
power varies considerably with the power factor (the ratio being 
1: 1°46 for cos Ф varying from 10 to 07 with 75,000 Kw., and 
1 : 1°29 for the same variations with 37,500 kw.). Itis, therefore, 
impossible in this case to vary the input voltage according to а 
simple law во as to maintain constant voltage at the load. 

2. The three aluminium lines, each of 5 sq. cm., transmit 
50,000 Kw. without exceeding 130,060-volta phase voltage (225,000 
volts between lines) at the station. This corresponds to 42 kg. per 
KW., which is economical as regards line cost, but the regulation 
is bad. 2 

3. The efficiency is good, viz, about 95 per cent. over а wide 
range of load and power factor, and the section of the conductors 
might be reduced without serious inconvenience. 

4. The capacity current is about three-fourths of the maximum 
dslivered current. The power factor on open circuit is very low, 
and the alternators are then difficult to op:rate iu parallel. 

б. The power factor is vury different at the two ends of the line, 
the current being considerably more in advance at the station end. 

On the whole, the comparison is more favourable to the 2,400-km. 
transmission than to the 500-km line. The half-wave line would 
eiiminate the bad regulation experienced in certain large networks 
now in service. In some of the latter it has been necessary to 
instal very large over-excited synchronous motors in order to 
modify tHe power factor and keep the voltage reasonably constant 
&t the load. For instance, the Southern California Edison Co. haa 
installed at Los Angeles, at the end of a 250-mile (400-km.) line 
operating at 150,000 volts, 60 cycles, two 15,000-K.v.A. synchronous 
motors running light. Even these are unable to maintain good 
regulation, and & third unit of 30,000 K.v.A. is being installed. 
Aoout 3,0.0 Kw. will be dissipated as heat in order to maintain 
steady voltage. This is a serious factor, but the use of synchronous 
motors in such а case is preferable to taking the current several 
times the distance in order to make the line a half-wave system. 
Tae poesibility of other arrangements is considered la“ er. 

Combined Half- Wave und Quarter-Wavre Tranamission.—Since 
the voltage along a halt-wave system varies in a manner which 
itself changes with the power transmitted, the half-wave system 
is inherently restricted to the transmission of energy en bloc from 
end to end of the line. At the centre of the line there is, hoa - 
ever, p.actically constant current as in the quarter-wave system. 
With 10% 00 volte constant phase-voltage at the load, the current 
half way slong the half-wave system varies only within the limits: 
1, = 265 + 7 amperes per 18000 Kw. in the case already con- 
sidered, the voltage varying from v, = 11,300 volts. when the 
Joad circuit is open, to 126,500 volts when the load ів 75,000 kw. at 
cos = O8. 

[t is possible, under certain cond tions, to draw energy from, or 
near, the centre of the line. If а variable resistance В be con- 
nected in each conductor at this point, it is neceasary to maintain 
at the station a voltage v instead of U, as though the load current 
were 1, instead of 15 This does not, however, change the voltage 
regulation at the station ; the current is simply increased in the 
ratio J, : I, The resistance may be inductive. In either case, if 
the load at the centre is small compared with the total power, the 
system is practicable. 

[ns:ead of a more or less inductive resistance, one cr several 
transformers may be connected in series in the line (at or near the 
centre point), the secondaries serving constant current circuits. 
Alternatively, the central load may take the form of motors or 

converter groups. The motors would have to be alternators, with 


series characteristics, running at a constant speed when traversed by 
constant current, the terminal voltage increasing with the load. 

Allowing for the resistance of the line, the current is not quite 
constant. Inthe example already considered, it was 265 amperes 
on open circuit, 280 amperes when delivering 37,500 Kw., and 
295 amperes when delivering 75,000 KW., or, say, an average of 
280 amperes + 5 per cent. Similarly, there would be oertain 
variations in delivered voltage with variations in the intermediate 
series load. | 

Such an arrangement might consist in constant-voltage trans- 
mission from Niagara to New Orleans with & constant current 
tapping at St. Louis ; or from the Zambesi Falls to the Cape, with & 
tapping at Pretoria ; or from Montenegro and Dalmatia to Petro- 
grad, with а tapping to serve the industrial district of Poland; or 
the same transmission to Paris with & detour through Berlin. 
These examples are offered simply to illustrate the distances 
involved by half-wave transmission at 50 cycles per second, At 
lower frequencies the distance would, of course, be increased, whilst 
at 125 cycles per second (which has been exceeded in lighting 
circuits) the distance would ba about 625 miles for half-wave and 
315 miles for quarter-wave transmission. 

Underground Cubles.— Hitherto underground cables have not 
been made for such high pressures as those considered in the above 
examples. Perhaps such cables could be built up in situ by placing 
unarmoured cables in cast-iron pipes and filling the latter with 
insulating compound after preliminary evacuation ; the cost of 
such a cable might be no higher than that of armoured cables such: 
as have been used, or proposed, for D.c. series systems. Whatever 
may prove to ba the voltage limit of underground cables, it is 
worth while to investigate briefly the principal characteristics of 
quarter-wave and half-wave transmission using underground 
cables. 

The velocity of propagation is reduced from v to v/v (u K) in 
a medium of permeability « and specific inductive capacity к. 
With и = 1 and K = 3 the speed of propagation is reduced by the 
factor 1/ 3, and the quarter-wave and half-wave distances are 
reduced by the same factor. Under these conditions the half-wave 
distance at 50 cycles per second becomes a little leas than 1,060 miles 
(1,700 km.). The transmission would have the same general 
characteristics as in the case of overhead conductors with the very 
important advantage that, owing to the increase in capacity and 
reduction in self-inductance (compared with overhead lines), over- 
voltages would Ыз eliminated. The characteristics of the E.H.T. 
cable required can only be estimated approximately, but when 
delivering 100,000 Kw., the voltage at the centre of a half-wave 
system would b» about 26,000 volts, and at the quarter-points 
81,000 volts (compared with 180,000 volts at the quarter-points of 
an overhead line) In other words. the maximum voltage along 
the cable would be lower than the voltage at the ends. 

This, however, involves a corresponding increase in the current. 
If the pressure be 25 per cent. of the terminal value at certain 
points in the line, the current becomes simultaneously four times 
as great, with a corresponding increase iu losses and heating. 

А combination of overhead and underground lines might oombine 
the advantages апа eliminate the disadvantsges of the individual 
systems. In addition, such a mixed installation might conform 
very well to the practical requirement that extra high-tension lines 
be carried underground in closely populated areas. Clearly there 
is room for further study concerning the best distribution of self- 
inductance and capacity in lines of different lengths, and the 
benefits to be gained by modifying these factors. 

(70 be continued.) 


ALTERNATING CURRENT TRACK-CIRCUITING. 
Bv L. H. PETER, A. M. I. E. E. 


(Abstract of paper published in the Journal of the INSTITUTION 
OF ELECTRICAL ENGINEERS.) 


(Concluded from раде 251.) 


In cases Where А.С. track circuits are installed on electrified 
roads using the running rails for the propulsion return cur- 
rent, it is essential that the А.С. apparatus should not be 
affected by D.C. Where single-rail track circuits are installed, 
the return traction current has two paths back to the power 
station. Опе lies on the continuous return rail, and a 
parallel path is formed through the relay track-winding and 
back on to the continuous return rail. The resistance of this 
alternative path must be kept sufficiently high in relation to 
that of the continuous return rail to liuit the D.C. passing 
through the relay and = transformer secondary windings to a 
value which will not affect. the operation of the relay or 
transformer by saturation. 

This protection may also be obtained by placing small 
impedance coils across the transformer secondary and across 
the relay, these coils having relatively large impedance, but 
low ohmic resistance. 

The impedance of a bond is to some extent dependent on the 
track voltage at which it is worked, the rise in impedance 
with the track voltage being greater with small air-gaps. 
Variation in. impedance due to D.c, unbalancing of the bond 
is greater with the non-resonated than with the resonated 
type. 

The impedance curves of a bond having a capacity of 
750 2mperes (р.с.) per rail are shown in fig. B. The tests were 
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made at 50 cycles. With the 0.06-in. air-gap the impedance 
only rises slightly over a wide range of track voltage. The 
same bond was used to obtain fig. 9, а condenser coil now 
being connected up and the number of turns in circuit in the 
coil being adjusted to give the bond as nearly as possible 
unity power factor. In both figures it has.been assumed 
that the р.о. propulsion return current in the two rails is 
equal. This is not always the case, and the bond impedance 
varies as the D.c. unbalancing current changes. If the bond is 
situated at a point on the line where there is always а certain 
amount of unbalancing current present, the drop in impedance 
can be overcome by altering the tapping of the condenser coil, 
thus giving the bond a leading power factor when no 
unbalancing exists, and the power factor then becoming unity 
when the pre-determined unbalancing current is present. The 
variation in impedance of the bond is less at lower frequen- 
cies, and at 25 cycles it is possible to build a resonated bond 
having less than 10 per cent. variation in impedance between 
O and 200 amperes (D. c.) unbalancing current over a range 
of track voltages of from 0.25 to 6 volts. 

This variation in impedance, which appears to grow as 
the frequency of the signalling current supply is increased, 
would appear to be due to the increase in the watt loss in 
the laminated core of the bond. It is not advisuble to reduce 
the volume of the iron in the bond core. The normal working 
flux-density of these bonds is in the neighbourhood of from 
500 to 600 lines per sq. in. It is only by -working at low 
densities that the bond losses on the А.С. side can be kept 
small. The keeping of these losses low is of great importance, 
particularly in the resonated bond. ) 

The necessity for using a large quantity of iron in the bond 
only applies in the case of b.. electrified roads where the 
heavy return traction current necessitates the bond having 
an air-gap to avoid saturation. 

Reference has been made to the utilisation of the resonated 
bond. This consists in varying the number of turns in 
circuit in the condenser coil of the bond until a tapping 18 
found which gives the desired result on the relay. This varia- 
tion of the condenser circuit varies the bond power-factor, 
and in some cases is futile, and although the phase angle 
at the relay may be improved, the impedance of the bond 
may be decreased sufliciently to nullify the advantage of this 
improvement. If, however, it is found possible to vary the 


Fia. 8.—IMPEDANCE AND РЕ, oF RESONATED BOND WITH 
VARIOUS AIR GAPS. 


Fia. 9.—IMPEDANCE AND P.F, OF RESONATED AND NON- 
RESONATED BONDS, · | 


condenser in such а way that both the voltage across the 
relay track. winding and the phase angle between the relay 
local and track currents are improved, then the adjustment 
is а good one, and improved shunting of the track and pos- 
sibly a reduction in the track feed current will result. To 
obtain the best results from any double-rail track circuit with 
impedance bonds, it is necessary to make these adjustments 
when the track circuit is installed, and as nearly as possible 
under the normal working conditions of ballast resistance 
and unbalancing current, both the voltage across the relay 
and the phase angle being checked while the adjustment is 
being made. 

We may now consider the effect of direct current on the 
relay. Relays of the galvanometer, vane, or induction-motor 
type are all immune from operation by D.C., and the only 
effects on them are those which will cause the relay to drop— 
a safe failure, but one which must be guarded against 
to prevent trathe delays. If the relay is of the in phase 
galvanometer type containing no iron, the b.c. effect is not 
marked and only adversely affects the relay as far as heating 
is concerned. Excess of p.c. through the relay track winding 


may damage flexible connections to the moving armature, 
but otherwise this relay may be considered to be non-atfected 
by p.c. The “ quadrature " relays contain iron in some part 
or another, and, if used for single-rai track circuits, must be 
protected against saturation by D.C. passing through the 
parallel path mentioned above. In practice the relay is 
protected in a similar way to the track transformer by keep- 
ing the resistance up as much as possible, and it may also 
have an air-gap in its iron circuit which will assist in this 
protection; D.C. bas the same effect on this type of relay as 
on the impedance bond, that is, it decreases the impedance. 

No mention has so far been made of the relays adopted 
for track-circuiting roads on which А.С. traction current 18 
returned to the power house through both running rails. In 
such cases it is customary to adopt a higher frequency for 
the signalling current and to use а relay which is definitely 
selective, and 1s, therefore, not operated by the lower-fre- 
quency traction current. Such relays, if of the two-element 
type, come under the same classification as that applied to 
all other two-element relays, namely, in phase or “ quad- 
rature,” and are treated in the same way when constructing 
the track-circuit vector diagrams. 


REVIEWS. 


Electric Welding and Welding Appliances. By HERBERT CARP- 
MAEL, A. M. I. C. E., A. NI. I. E. E. Pp. 128; 84 drawings and 
other illustrations. London: Constable & Co., Ltd., 192). 
Price 188. net. 


This book, the preface states, is an almost verbatim reprint 
of articles which appeared in The Eugincer during some 
months of 1919. The character of the book is well defined by 
that fact, it gives a good descriptive account of the different 
systems in use, of the machines and apparatus required, and 
of the character of the work actually done on a commercial 
scale by each of them. The history of the art is only lightly 
touched on, the detailed craftsmanship involved is not 
minutely dealt with, and the scientific principles are only 
referred to as incidental to the descriptions. But as a con- 
temporary account of the state of the art in 1919, and a 
useful guide to the would-be user of the methods available, 
from which he may judge which will best suit his require- 
ments, the book can be recommended. ‘There is only one 
word of caution to be given in this connection: electric weld- 
ing is an art which 1s undergoing rapid development, both in 
respect of methods and applications. Nevertheless the reader 
will get à very fair idea of both, and will at least be informed 
as to the directions in which to seek for up-to-date informa- 
tion. 

''he historv of electrical welding is very well summarised 
in the introductory chapter, but one may supplement 1t by 
the fact that forty years ано carbon arc welding was practised 
by some continental firins in the burning up of accumulator 
sections, on erection jobs where the gas blow-pipe was not 
available. Arc welding and resistance welding were very 
nearly contemporary in their birth. Doubtless the sticking 
and fusing of switch contacts and similar phenomena which 
became unpleasantly familiar to the earliest experimentalists 
With strong currents from dynamos gave the idea to many 
of them. Elihu Thomson and Benardos are, however, identi- 
fied as the effective inventors of the two processes as com- 
mercial propositions. The development of the resistance 
method has been one of magnitude, and specialised apparatus. 
The are method made some progress in variety of application, 
but little else until Slavinoff substituted a metal electrode 
for the carbon of Benardos. Even then it took something 
like 3) years before the possibilities of metal are welding 
were appreciated. Perhaps the necessities of war time have 
contributed more than any other single influence to the pro- 
gress made in the use of metal arc welding. Those necessities 


stimulated experiment and invention, disclosing a far wider 


range of application and utility than had been recognised. 
There is every indication that this range will be much ex- 
tended within a few years. 

The considerable impetus to metal are welding which has 
followed the introduction of flux covered electrodes is pointed 
out, and the views of inventors and users are fairly set out. 
Very. wisely the author does not enter into the controversies 
which have arisen on this question. These controversies will 
be settled by practical and commercial considerations; pos- 
sibly aided by disinterested research, of whieh, however. 
hardly anything. seems likely to be done in this country. 
The Admiralty made a commencement of such research, but 
it was shut down soon after hostilities ceased. 

Two chapters are devoted to descriptions of the principles 
and elementary apparatus of carbon are and resistance weld- 
ing respectively. These chapters indicate very well a funda- 
mental difference between the arc and the resistance methods. 
Arc welding requires few and simple appliances, which are 
easily adapted to almost any kind of work. Resistance welding 
requires specialised tools for each kind of job, and for each 
magnitude of job. Arc welding is essentially a jobbing pro- 
cess, resistance welding essentially a manufacturing or quan- 
tity production process. This is not to say that are welding 
is not suitable for manufacturing, or that resistance welding 
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cannot be applied to repairing and other odd jobs. But the 
resistance welder is essentially a machine tool with a nar- 
rowly defined range of capacity. An arc welding outfit is 
essentially a hand tool with a wide range of adaptability. 
There are differences in the character of the welds made. 
The resistance weld resembles closely that made by a smith, 
the arc weld is more correctly autogenous soldering, in which 
metal is added to the original material and fused into it. 
Arc welding, at present, is almost confined to the ferrous 
metals, resistance welding is applicable to almost any meta 
or alloy. | NE. 
The work carried out by the Steel Barrel Co., of Uxbridge, 
has a chapter to itself. 'lhe subject is a good one, because 
carbon arc welding has been used at these works for more 
than twenty years, and more recently resistance and oxy- 
acetylene welding have been added for certain portions for 
which they are more convenient than the carbon are: As 
the whole process of making а steel barrel is described, the 
reader will get a good idea of this manufacturing application. 
The quasi-arc process, essentially a coated metal electrode 
method, is described in another chapter, which gives a good 
deal of inforination about the details of manipulation, elec- 
trode sizes and current strengths for various thicknesses of 
work, giving altogether quite a good notion of the most 
recent methods of arc welding. Four chapters are devoted to 
descriptions of machines and apparatus for arc welding. In 
the main, these are descriptions of the generators, motor 
generators, and transformers designed by various firms for 
the supply of energy at suitable voltages and current strengths. 
А number of useful portable sets are described and illustrated. 
Ав arc welding requires a lower voltage than. those generally 
used for other purposes, and currents up to a few hundred 
amperes, whilst it is desirable for several reasons that the 
voltage shall be limited, some kind of transforming apparatus 
is almost essential where a supply is available on the work. 
Where no supply exists, evidently a portable generating set 
is required. It will be seen from the descriptions that these 
requirements сап be met by a number of makers. More 
or less automatic regulation is provided in various ways, both 
for continuous and alternating current. As arc welding in- 
volves some deliberate and more or fewer accidental short 
circuits, such automatic regulation, or at least limitation of 
the current is very necessary. Practical welders seem to be 
coming round to the view that there is little to choose between 
continuous and alternating current for metal arc welding, 
so it is likely that converting sets will not be much in demand 
in future. | 
Perhaps the most elaborate automatic regulating. arrange- 


ment in use is that of the American Plastic Arc Welding Co., 


in which a solenoid carrying the welding current varies the 
pressure on a carbon pile resistance. This is fully illustrated 
and described. "The general reader may be more interested 
by the fact that this apparatus was used in repairing the 
damaged engines of some of the German vessels interned 
in American ports, and by the illustrations of such damage. 

The apparatus of the American A.C. Cutting & Welding 
Co. also has a chapter to itself. This apparatus is a trans- 
former with self-regulating characteristics, 
various working ranges, and for connection to ordinary supply 
systems. | 

These chapters will show that а good deal of áttention has 
been paid to the problems of energy supply for arc welding. 
Practically that is all the machinery there is to it. The actual 
welding equipment is little more than an electrode holder 
with a flexible lead, protective screens or hoods, gloves, &c.; 
a suitable connection lead and clamp for the other pole of 
the circuit connected to the work, and a stock of such elec- 
trodes, carbon, or metal, as the work requires. rr 

The case is very different with resistance welding. No 
fewer than six chapters are devoted to resistance welding 
machines. It will be seen that a large variety is available, 
adapted to butt, spot, and seum welding for many metals 
and many jobs. The current strength and mechanical pres- 
sure needed to make a good weld vary with the kind of metal, 
its thickness, the area of the weld. The arrangements for 
holding and feeding the work naturally vary also with the 
shape of the parts and the kind of weld to be made. Neces- 
sarilv, therefore, resistance welders are rarely general utility 
machines, even in a restricted sense. ‘They have to be designed 
for their jobs, like a repetition machine tool, to which class 
they really belong. The six chapters mentioned illustrate and 
describe a very large number of such tools, they will show 
the would-be user either that there are machines which will 
do his work, or which of the designs can һе most readily 
altered to suit him, so that he will have guidance as to where 
to direct his inquiries. This is perhaps the most valuable 
feature of the book to the manufacturer or designer of metal 
articles in the fabrication of which rapid and economical 
joining of parts is a necessary feature. 

All resistance welders are operated by alternating current, 
and all have the transformer incorporated into the design. 
This is а necessary consequence of the requirements of very 
large currents, up to thousands of amperes, and very low 
voltage, never more than 4 or 5. Apart from these charac- 
teristics the designs are of illimitable variety. — 

The chapter on the strength of electric welds summarises 
the available information on this important subject. The 
most debatable point has been the strength of arc welds, 
which has been the object of a good deal of suspicion. ` The 


adaptable for. 


* ш] 20 


data given show that ample strength can be secured for most 
purposes. Experience on this is still accumulating with the 
rapid extension of the process. The skill and care of the 
operator are important factors, just as they are in smiths’ 
welds, but progress is being made not only in the training 
of operators, but also in designing control apparatus which 
imposes conditions making for good work. 

The book is well got up, well printed, and well illustrated, 
and can be confidently recommended ‘as fulfilling its pro- 
fessed purpose. s H. M. 8. 
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Controllers for Electric Motors. By Н. D. James, B. S., M. E. 
Рр. 354 T xiv, 259 figs. London: Crosby Lockwood and 
Son. Price 21s. net. 


The work is a reprint of a series of articles which have 
appeared in the Hlect ric Journal, additional text and diagrams 
having been inserted where necessary. It is essentially a 
specialist book, and is designed to give a complete account 
of control possibilities for both alternating and continuous 
current types of motors. 

Following several chapters of a preliminary nature, we first 
find a consideration of manually operated controllers. Com- 
paratively little information is given regarding face plate 
type devices, but drum controllers are described at greater 
length. i 

The most valuable section of the book deals with automatic 
control in which use is made of contactors operated electrically 
or by other means. . Great stress is laid on the necessity, in 
such a method of working, of closing the contactors in suc- 
cession at the proper time, and a very interesting chapter 
discusses the methods available for effecting this operation. 
The succeeding chapter gives an account of a series of oscil- 
lographic records obtained in connection with this method 
of control, and attention is drawn to the fact that these 
show that comparatively few steps are really necessary in 
the starting resistances of small or moderate sized machines. 
This fact is of great practical importance, since it means that 
few contactors are necessary, leading to simplicity and cheap- 
ness. 

The various protective devices desirable in the case of large 
motors, some of which are probably not well known to the 
average electrical engineer, are also adequately described. 
Special attention is devoted to series-parallel controllers for 
series motors, the several means available for passing froin 
the series to the parallel position being considered at length. 

The concluding chapters are devoted to а consideration of 
the actual arrangements commonly used in certain definite 
applications as mine hoists, rolling mills, machine shops, &c. 
These, of course, on account of the American origin of the 
book, may be taken as representative of practice on the other 
side of the Atlantic, and will be valuable for purposes of 
comparison to those who are familiar with methods used in 
this country. Certain terms, too, are introduced from time 
to time which will be strange to English readers, but this 
does not cause any difficulty, since the exact meaning is in- 
variably carefully explained. | 

А very useful feature of the work is the tabulated statement 
of the advantages and disadvantages attached to the use of 
any particular appliance or method of working which in- 
variably follows the description of the subject under con- 
sideration. A special word of praise may also be given to the 
numerous diagrams of controller connections which are ar- 
ranged in such a manner that the mode of operation can be 
readily followed. 

The book cértainly deals with a phase of electric working 
in which there is a paucity of information available in а con- 
venient form, and may be well reconimended to men whose 
work is concerned with controllers, whether from the con- 
structional, installation, or maintenance points of view. The 
mode of treatment, which is one leading quickly to the 
important points to be considered, will also appeal to such 
readers. Students taking advanced courses can also peruse 
the book with advantage, the most useful chapters from their 
point of view being those dealing with the essential principles 
of operation. | 
Calculation of Electric Conductors. By \иллам T. TAYLOR. 

Pp. 33. London: Constable & Co., Ltd. 


This work contains chiefly a description of a method of 
making cable calculations by means of a logarithmic chart. 

The book is well printed and bound, the chart being kept 
in a pocket in the cover, but there are some printers’ errors 
and omissions which should not have escaped notice, and point 
to rather careless reading of the proofs. For instance, in 
two of the four forms of working the typical example," on 
page 13, errors.are found which tend to shake one's faith 
in the whole of the book; also a very glaring omission, twice 
made, on page 25, is very obvious. 

It is doubtful whether an engineer would prefer to use a 
chart of this description or not, in order to save himself a 
few, usually, simple calculations, and unless the chart was 
frequently used it would require a certain amount of study 
on each occasion it was required. 

Certainly if the cable was an expensive one, the average 
engineer would make his own calculations. 

The bald statement that bv adding a fourth wire to a 
three-phase (3 wire) svstem the transmission capacity will 
be raised three-fold requires further explanation. ALS 
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NEW ELECTRICAL DEVICES, 


FITTINGS AND PLANT. 


Readers are invited to submit partioulars of wo or improved devices and apparatus, whioh will be published 
if considered of sufficient interest. 


A New Pyrometer Outfit. 


Messrs. AUTOMATIC & ELECTRIC Furnaces, 281-283, Gray's 
Inn Road, W.C.1, have recently placed a new pyrometer 
outfit upon the market. The indicator (fig. 1) 1s a moving- 
coil instrument of the wall type, and special attention has 
been paid to the pivoting to obtain a minimum of friction 
consistent with robust construction. The case is black 
enamelled with nickel finish, and is of handsome appearance. 
Compensating leads are provided, making the cold junction 
the actual terminal of the instrument, which is in accord- 
ance with the most approved practice. The thermo-couples 
provided are of two types. The first (fig. 2) is a nichrome- 
nickel protected couple intended for use in salt bath and 
cuse-hardening furnaces, gas inuffles, metal melting furnaces, 


hic. 1.—PYROMETER INDICATO:. 


Fig. 2.—PROTECTED Fig. 3.—UNPROTECTED lic. 
THERMO-COUPLE. a THERMO-COUPLE. 


&c. For radiation furnaces and inuffles free from deleterious 
fumes a cheaper type of couple may be used (fig. 3). This is 
unprotected, and therefore much quicker in action. Both 
types of thermo-couple are made for working temperatures 
vp to 1,000 deg. Centigrade. 


The Alco“ Electric Car. 


The accompanying illustration. fig. 4. shows the '' Also’ 
sinyle-seated electric carriage, which has recently been in- 
troduced by Messrs. ÁnrHUR Lyon & Co., of 36, Victoria 
Street, Westminster, S.W., and which made its first public 
appearance at Regent's Park, N.W., in June last. The little 
vehicle is fitted with a body resemblini that of a motor-cvcle 
sidecar, and is equipped with a small electric motor which 
operates the rear wheels through a chain drive. The neces- 
sary electrical energy is supplied by two batteries carried 


5.—THE " 
SPARKING PLUG 


at the sides between the wheels; they can be grouped to give 
either 24 or 48 volts, while they can be recharged in four 
groups at 12 volts. The capacity is stated to be 30 miles 
on one charge at an average speed of 10 miles per hour, 
while gradients of one in nine can, it is claimed, be mounted. 
The forward and reverse speeds, as also the brake, are ar. 
ranged to be operated either by hand or foot. The little 
vehicle, which is equipped with wire wheels and pneumatic 
tires, is stated to weigh, complete with battery, but without 
passenger, 6 cwt. 


The“ Periscope " Spark Plug. 

The advantages of a spark plug that would permit a view 
of the conditions obtaining within the evlinder while the 
have long been realised. 


engine was working, 


The Peri- 


m G 0 


"Dpuasix ” REGENERATIVE 
Dry CELL. 


PERISCOPE ” lic. 6.— 


scope '" plug, fig. 5, the patent rights of which are owned 
by the METROPOLITAN LasonaTORiIES, of —'' Elmhurst.” 
Twickenham Park, Middlesex, embodies within a sub- 
stantially designed plug all the advantages of а view 
plug. petrol injector, and compression release. 4 is the 
silica view lens attached to the nut B and removable for 
cleaning the lens or for petrol injection; c is the tubular 
electrode; р the sparking point, which is seen from outside 
the cylinder through 4; E is the body; F the insulator, and 
G the spring. The spark can be seen under actual working 
conditions, and the carburation can be judged by the colour 
of the flame. The view lens is of heat-resisting material. 
and is remote from the exploston products of oil vapour. 
being cushioned therefrom by a column of inert gas, and, 
therefore, is claimed to keep clean in the dirtiest of engines. 
The lens and nut can be readily removed for petrol injection, 
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and every part of the plug is replaceable if damaged. During 
manufacture the plugs are tested at 300 lb. pressure for both 
tightness and insulation. 


The Phoenix Regenerative Dry Cell. 


Dry cells become stale, and are generally discarded, long 
before they are really worn out. If they could be provided 
with an extra supply of regenerative fluid in a convenient 
manner their life would be considerably prolonged at small 
additional cost. Particulars of a cell that fulfils these con- 
ditions have been sent us by the METROPOLITAN LABORATORIES, 
of ‘ Ehnhurst," Twickenham Park, Middlesex. In the 
" Phenix ” cell, fig. 6, 4 is the carbon, B the depolariser, С 
the paste, and D the zine. The extra supply of regenerative 
fluid is contained in the glass tube E, which is fitted in the 
celi during manufacture. When the cell becomes weak any 
unskilled person can easily revive it by simply driving the 
plug G. which is waxed in, down until it is level with the 
top of the cell. The glass tube E is thus broken on the anvil 


к and the fluid released. А 


ELECTRICITY SUPPLY AT PARIS, 


THE GENNEVILLIERS SUPER-STATION, 


UP till about seven years before the war, Paris was supplied with 
electrical energy by a number of small generating stations, owned 
by various companies, serving different portions of the Paris area. 
It was felt, however, that this arrangement had serious drawbacks, 
leading to the wastage both of effort and capital. In conse- 
quence, a convention was arranged in 1907, whereby the Com- 
pagnie Parisienne de Distribution d'Electricitéó was superseded by 
Secteurs, which took over the supply of electricity throughout 
Paris until 1924. an item of the conditions being that the Muni- 
pality shared both in the receipts and the profits. The programme 
of new works arranged included the installation of two new 
central st tions that of St. Ouen-sur-Seine to the north, and that 
of Iesy-les-Moulineaux to the south-west of Paris. New sub- 
stations and transformer stations were also planned, and the con- 
version of the network from two to three or five-wire, with the 
establishment of a new distribution service in north-eastern Paris. 
The system chosen was two-phase, 42 periods, А.о, at 12,300 volta. 
The works thus planned were carried out just before the war broke 
out. During the years of the war the equipment of the several 
stations had much deteriorated by being unintermittently used day 
and night, while large contributions for war purposes were levied 
on many, and the conviction was forced that capital used for the 
rehabilitation of these stations would be better employed in the 
construction of one " super-station." Hence the foundation of the 
Union Егапс міве d'Electricité—a company formed to carry out this 
idea. It his been generally recognised that the several Secteurs, 
if freed from the manifold costs of renovations and the care of 
generating their own power, may devote their efforts the more 
effectually to developing their respective networks and the dis- 
tribution of energy. On August 25th, 1919, the Compagnie 
Générale de Distribution d'Energie Electrique. which owned the 
important Vitorz station (55,000 Kw.). and the Billancourt station 
(22,000 Kw.), amalgamated with the Union Franc rise d'Electricité, 
and founded the Union d'Electricité for, specifically, the con- 
struction of the super-station at Gennevilliers, and to carry 
out the reorganisation programme of electricity supply in the 
Paris region. Some weeks later the Energie Electrique de la 
Région Parisienne was absorbed. This company was originally 
established in 1918 to supply electric power for traction pur- 
poses for the State railways, and owned works at Nanterre 
(22,000 Kw.) and Issy-les-Monlineaux (22,000 Kw.) . Agree- 
m^nts were later made with four of the most important com- 
рл^піев serving sections of the outskirts, namely, the [riphasé, the 
Onest-Lumióre, the Eet-Lumiére, and the Rive Gauche. Their 
works were sold to the Uaion Electricité, but are being temporarily 
us d till the Gennevilliers super-station is completed and ready to 
work, when they will fall into the position of reserve plants. The 
following аге, in round numbers, the yearly ontputs of the five 
stations which will be superseded by the Gennevilliers station :— 


(1) Energie Electrique de la Région Parisienne Company. 


a. Nanterre ... .. 50.000.000 kw..hours  ... (in 1918). 
b, Isay-les-Moulineaux 50,000,000 kw.-houra ... (estimated). 


(2) Triphasé Company. 
e. Asnières ... .. 80,000,000 Kw.-hours 
(3) Est-Lumiére Company. 
d. Alfortville... ... 35,000,000 Kw.-hours 

(4) Ouest-Lumiére. 

e. Puteaux ... .. 90,000,000 Kw.- hours ... (in 1918). 
The super-station at Gennevilliers is situated on a bank of the 
R ver Seine. aud is linked with Paris by the Paris Mantes-Pontoise 
rulway, ria Argenteuil. At tho outset, the station will have 
ai installed capacity equal to 200,000 Kw., which may be increased 
la'er on. to 300,000 Kw. The equipment will comprise 
35,C00-Kw. turbo-alternators; Babco:k & Wilcox marine boilers, 


ea:h having 1,350 sq. m. heating surface; a superheater of 
552 sq. m. heating surface; а 180-tube economiser ; and a 1,000 


... (in 1918). 


... (in 1918). 


sq. m. surface air-heater. The boilers will be grouped in fours, 
and will be on the Prat system. Work was begun on this station 
at the beginning of the year, and it is expected to be out of hand 
by January lst, 1922. The greater number of existing stations 
being available as reserves, the aggregate output of power when 
the Gennevilliers station is at work, will approximate to 
700,000,000 Kw.-hours а year. 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Compiied expressly for this journal by Messrs. Srrron-Jonss, O'DELL AND 
Steruens, Chartered Patent Agents, 285, High Holborn, London, М.С. 1. 


21.976. Control devices for telephone services," A. J. II. Haddan (F. W. 
Hall). July 22nd. 

22.007. Wireless telegraphy and telephony.” 
graph Co. (А. N. Goldsmith). July 22nd. 

22418. ‘Electric signalling devices for road vehicles," P. C. 
July 22n4. 

22.039. '* Rotary discharges for radio telegraphy, &c." D. б. Norris. July 
23rd. ` 

22.065. Electric storage batteries, &c." I. E. Rohlmcever. July 23rd. 

22.076. Protecting, casings for transformers in induction furnaces.” W. 
Grundhofer. July 23rd. 

22.077. “Voltage regulators for electrice current generators.“ Scintilla. 
July 23rd. (Switzerland, August Sth, 1919.) 

22.084. Electric current regulating devices." W. H. Glaser. July 23rd. 

22,106. '' Electric switches.“ A. Stringer. July 24th. 

22.120. Conveying electric. current to movable truck, &c.“' 
and H. R. Lamb. July 24th. 

22.131. Dynamo electric machines.“ R. L. Cleaver, July 24th. 

22.154. Electrie junciion. boxes, Nc." II. E. Walker. July 24th. 

923.168. “ Electrical indicator for theatres, ёс.” P. A. 
Tillinghast. July 24th. 


Marconi's Wireless Tele- 


Middleton. 


H. Huartson 


accommodation 


22.172. Sparking plugs.“ F. Kay and N. Кау. July 26th. 
22.180. “ Electric. bell." F. Thompson. July 26th. 
22,189. “ Electric. tumbler, &c., switches.” J. A. Crabtree, July. 26th. 


22.204. 
26th. 

22315. “ Electro-maginetie. telephone receivers." H. G. Shrivell. July 26th. 

22231. “ Receiving signals by wireless telegraphy. Hall Res arch Cor- 
poration,” July 26th. (United States, August 13th, 1919.) | 

22,237 . * Electric discharge рар apparatus.” Metropolitan-Vickers Elec- 
trical Со. July 26th. (United. States, August 15th, 1919.) 

22.244. Electrolysis.” M. A. Adam. July 26th. 

22.245. Electrolysis.” M. А. Adam, J. Fieldhouse and J. Stevenson. 
July 36th. 

22,258. Telephone receivers." Siemens & Halske Akt.-Ges. July 26th. 
(Germany, July 24th, 1919.) . 

22,258. “ Sparking plugs." M. P. Seneze. July 26th. (Belgium, October 
8th, 1919.) 

22,260. “ Apparatus for production by electrolysis of gas under pressure.” 
E. Vesme. July 26th. 

22.275. Apparatus for electric welding." T. Waddington. July 26th, 

22395. “ Switchgear for controlling supply of electricity to machinery, 
&c." W. dle Renzi. July 27th. 

WAM, . Balanced electrical relays.” C. C. Garrard, A. H. Railing, and 
W. Wilson. July 27th. 

22.403. “ Means for electrically driving bowls of centrifugal separators,” 
A Melotte. July 27th. (Belgium, December 26th, 1919.) 

22,328. “ Signalling devices, &с.” А. L. Davis and A. K. T. 
July 27th. 

22,346. “Sparking plugs.“ A. E. Heath. July 27th. 

22.356. Dynamo-electric machines," W. F. Higgs. July 27th. 

22.339, -** Alternating-current. meters," Dr. P'. Meyer Akt.-Ges.. July 27th. 
(Germany, January 27th.) 


“ Sparking plugs." H. V. Chandler and H. G. Dashwood. July 


Smith. 


22.369. “ Electric. motor starting device for internal-combustion engines.” 
R. Bosch Akt.-Ges. July 27th. (Germany, September 22nd, 1919.) 
оо ЗНЗ. “ Electric light sconce fittings." S. W. Hamlyn. July 27th. 
22.381. Switch control devices," A. A. Lippold. July 27th. 
22.390. Alternating current electric motors.“ Carey-Gavey Syndicate. 
July 2th. 
22.40. Trolleys of overhead electric cables.“ J. W. Player. July 28th. 
22,440. '* Electric lamp supports." A. C. Runkel. July 28th. 
22.448. Terminals for electric conductors." G. Н. Sykes. July 28th. 
22,456. “ Mounting of electric motors.“ C. F. Barnholdt, July 28th. 
22.58. Electric. controlling devices.“ British Thomson-Hlouston Co. and 
V. К. Hall. Juiy 28th. 
22.472. “Process for protecting apparatus against electrolytic destruction.” 
К. von Wurstemburger. July 28ih. (Switzerland, August 2nd, 1919.) 
22.484. '' Electrical chain welding machine," Union. July 28th. 
land. September And, 191.) 

22.508. Electro-magnetic reception. arrangements.“ F. J. Chambers. July 
20th. 

22.27. Multielectrode valves, &c.“ S. R. Mullard. 

22.547. Regulation of electric currents.“ W. 
Soames. july 29th. 

22.563. Electro-magtnetivally-operated. controlling devices.“ Cutler-Ilammer 
Manufacturing Co. and Igranic Electric Co. July 29th. 

22.007. *' Alternuting-current induction motors.“ E. S. Carey. July 29th. 

22.617. “ Long-distance power transmission." A. M. Taylor. July 29th. 

22.669. “ Electric stop motions." A. Roberts. July 30th. 

22.673. Electrical current plugs, &с.” W. de Renzi. July 30th. 

22.685. “ Method of measuring lengths of electric. waves.” P. J. & S. М. 
T. Armagnat and Veuve C. M. A. de Nerbonne, July 30th. 

22.703. Reception of wireless signals." H. J. Round. July 30th. 

22.727. Overload cut-out with power storage." F. Krupp Akt.-Ges. 
July 30th. (Germany, August. 7th. 1919.) 

W73. “ Electric switches and switch-holders.""— II. Garde. 

DY ТӨ]. “ Synchronous motor for polyphase current." 
Oerlikon. July 30th. (Switzerland, August 26th, 1919.) 

2) 707. “ Electricai device for withdrawing metal splinters from tbe eye.” 
А. Gatti. July ЗІМ. 

22. . Dynamo-electric machinery.” D. P. Alexander, W. Hunter, and 
R. Kerr. july 31st. 

22.817. Electrically-operated Safety 


machinery." R. II. Derry. July 3lst. 


(Switzer- 


July 29th. 
Langdon-Davies and A. 


July 30th. 
Maschinenfabrik 


device for automatically stopping 
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22.819. Rotary electric machines.“ K. Nobuhara. July 3lst. 

22.823. Recording dynamomcters." M. Rockstroh. July Bist. (Germany, 
August 4th, 1919.) | 

99 898. “Transmitting photographs, &c., by telephone ог wireless tele- 
phony.” F. Wyndham. July ЗІМ. 

22.874. Electric switches." R. A. R. Bolton. August 3rd. 

92.892. '' Magnetoclectric machines," British Thomsen-Huuston Co. and 
A. P. Young. August 3rd. 

22901. *''Radio«onmmunication systems.“ G. O. Squier. 
(U.S., August 3rd, 1919.) 
22932. '' Electrical heating-units for heating apparatus, &.“ F. Husband. 


August 3rd. 


August 3rd. | 

22.941. Thermionic valves.“ H. Morris-Airey, А. K. Macrorie, and 5. 
R. Mullard. August 3rd. 

22.942. Thermionic valves." T. E. Сомир, A. К. Macrorie and S. R. 
Mullard. August 3rd. 

22.943. Thermionic valves." А. K. Macroric, S. R. Mullard and G. 
Shearing. August 3rd. 

92.959. ‘Ships’ telegraphic apparatus." C. A. Mosedale and G. Taylor. 
August 4th. 

22.973. Process for utilising mica for electrical purposes." Rai Sahib S. 
Mull. August 4th. 

29.980. “ Electrode and electrolytic batteries.“ А. E. Alexander (Stuart 
Electrolytic Cells Inc.). August 4th. 

292.996. “ Portable telephones for the deaf.“ W. Burkinshaw. August. 4th, 

23,007. “ Magneto-electric machines.“ British Thomson-Ilouston Co., H. 
W. H. Warren and A. P. Young. August 4th. 

23.030. '' Electric welding machines." J. Y. Johnson and United States 
Chain & Forging Co. August 4th, 

23.045. “ Electrical rectifying apparatus, &с. W. H. Glaser and W. H. 
Glaser, Lid. August áth. | 

23.090. “Electric emergency lighting installations.” P. Das. August 5th. 

23,092. '' Electric switches," F. W. Easter. August oth. 

23,103. “ Induction motors.” British Thomson-Houston Co. and General 
Electric Co. August 5th. 

23,109. “ Continuous wave telephony and telegraphy.” C. 5. Franklin. 
August 9th. 

23,115. Manufacture of electric rotating machines." T. Tanaka. August 
5th. (Japan, July llth, 1919.) 

23.123. '' Dy namo-electric machines," F. Creedy. August oth. 

23,126. “Sparking plugs." L. Grillette. August 6th. 

23,142. '' Electrical transmission of power." R. L. Aspden and F. H. 
Bowman. August 6th. 

23.143. Electric incandescent lamps. &.“ U. Cristofoletti and N. 
Manetti. August 6th. 

23,176. '' Apparatus for starting singlerurmature converters ftom aher- 
nating-current side.“ Akt. Ges. Brown, Boveri et Cie. August Gth. (5wit- 
zerland, August l6th, 1919.) 

23.181. Electric vehicle controllers." G. L. Meyfarth. 
(Switzerland, August 18th, 1919.) 

23,182. Ignition magnetos for internal-combustion engines.” Fabriques 
des Montres Zenith successeur de Fabriques des Montres Zenith G. Favre- 
Jacot et Cie. August 6th. (Switzerland, August 26th, 1312.) 

23.183. Magnetos having rotating armatures." Fabriques des Montres 
Zenith successcur de Fabriques des Montres. Zenith G. Favre-Jacot. et Cie. 
August 6th. (Switzerland, November 6th, 1019.) 

23,185. “Instrument for converting wireless direction-finder bearings into 
mercator bearings." R. E. Carey. August 6th. 

23,187. '' Means for securing metal, &c., bodies to insulating. &c., material.” 
Crompton & Co. and W. F. Jones. August bth. 

23241. “ Electrically treating foods, &c." F. S. Smith. August Gth. 

23.249. Automatic electric indicator for motor vehicles." T. W. Bennet. 
August 7th. 

23.252. Handle, &c., for electrodes used in welding, cutting, &c." P. 
Buckley and Buckley, Saunders & Co. August 7th. 

23,267. Electrical connecting and supporting devices.“ Electric Outlet Co. 
August 7th. (United States, January 10th.) 

23.268. Electrical connecting and supporting devices.“ 
Co. August 7th. (United States, April Yth.) 

233.282. Electric switches." R. C. S. Jamie. August 9th. 

23.288. Electric door-bells. R. L. Irvine. August 9th. 

23,308, * Electric. lighting systems." C. II. Manufacturing Co. and К. A. 
Watson. August Mth. 

23. 0 0. Trolley-heads for electrically-driven vehicles" G. H. Donovan. 
August. Ith. 

23,329. '' Electrical resistances.” W. Clark and Clark's Neo Electric De- 
vices, Led. August 9th. 

23,333. “© Ignition maygnetos."? M-L. Moagineto-Syadicate and E. А. Watson. 
August 9th. 

21.337. Electric radiators.” E. C. 
August 9th. 

23.338. Headlights and electric bulbs therefor.” J. M. 
August 9th. (United States, August 28ih, 1919.) 

23,347. ''Receiving methods of  radio-telegraphic and — radio-telephoaic 
signals." C. Bardeloni. August eh. (italy, January 10th, 1218.) 

23,968. '' Means for interrupting electric currents," J. А. Sie. August 9th, 

23.373. Gas exits for galvanic batteries.“ б. Oldham, J. Oldham and 0. 
Oldham, and Oldham & Sons. August Oth. 

93.374. '' Miners’ safety, &., electric lamps." G. Oldham, J. Oldham and 
O. Oldham, and Oldham & Sons. August Hih. 

23.375. Electric motor for. driving phonographs, Xe.“ II. Wade (Mills). 
August 9th. 


August 6th. 


Electric Outlet 


R. Marks (Landers, благу & Chirk). 


Richardson. 


243,39]. '* Modulation systems, бе. in radio-communication, &c.“' Radio 
Communication Со. and J. SeoteTagpart. August Ih. 
2.3.4127. Electric luminous-writing machines.” E. Sill, rmann. August 


10th. | 
23,442. '* Telephone systems." Western. Electric Со. (Western Electric Co.). 
August ]üth. 

2. 450. Electrical couplings." W. €. Lee; August Ith. 

23.461. © Electrostatic igniter.’ H. Kuhner. August 10th, 

23,470. '' Electrical apparatus." E. L. W. Byrne. August Jhih. 

23.479. Electric arc lamps” A. E. Angold and A. II. Railing. August 
lith. 

23.480. ‘Means for cheruing electuic accumulators.” A. E. Angold and 
A. H. Railing. August Ilth. 7 

23,529. '' Safety apparatus for preventing overheatini*of electric irons," T. 
Klotzlo & Sohn. August IIth. (Switzerland, August И, 1919.) 

23.535. Electrical converter or generator," T. G. Wright, August Ihh. 

23.533. Magnetic blow-out devices." V. Breeze and A. \ & Со. 
August IIth. 

23.537. Electric furnaces." Е. P. Barfield and L. W. Wild. August Iih. 

23.540. Systems of electric ship propulsion," 
and f. Martin. August IUlth. 

03.541. '' Electric resistance devices," British 
(General Electric Со). August 11th. 


British Thom-on-Houston Co. 


Thomson-Houston Cp. 


* 


23.544. Drums for automatically coiling loose portions of clectric cables." 
W. E. Lawton and H. Marrvat. August IIth. 

23,565. '' Transmitting and receiving circuits for wireless telegraphy.” Н, 
Morris-Airev and A. K. Масгопе. August lith. 

23,583. “ Power for driving dynainos, &c., on vessels" J. Jones. August 
loth. 

23,603. “ Dynamo-electric machines.” J. E. Calverley and W. Е. Highfield. 
August ]2th. 

23,007. “Sparking plugs." D. Chaliis. August I2th. 

23.610. Methods of protecting electrical apparaius and distribution. эу 
tems. British. Thomson-Houston. Co., И. ‘Trentham and J. М. Wallace. 
, 

August 12th. 

93,640. “ Electric bells.” F. G. Bell, W. C. Davey and Sterling Telephone 
& Electric Со. August 12th. 

23.650. “ Electrie-current regulating devices.” W. H. Glaser and W. Н. 
Glaser, Ltd. August 12th. 

23.65]. “ Renewal of thermionic valves or amplifiers," F. Harrison. 
August 12th. 

293,658. “ Lighting and signalling device for automobiles." G. H. Alton. 
August 13th. 

23.604. “ Apparatus for measuring maximum demand from electricity 
supply." О. Howarth. August ТЗ. 

24,603. Alternating current electro-magnetic engine. X'. J. C. Payne. 
August 13th. 

23.60 06. Coeling arrangement for electric machinery.” 
werke Ges. August 13th. (Germany, October Sth, 1919.) 

93.727. “Determining transmission equivalent of an electrical circuit," 
Western Electric Co. (Western Electric Co.). August 13th. 

23.70. Brush-holders for dynamo-electric machines.“ W. R. Hopper and 
A. R. Woods. August Ith. 

233.750. Pouring-channels for electric; &., furnaces.” D. de Luca. August 
13th. | 

23.761. Armatures for dynamo-clectric machines, &c.“' E. S. Banks. 
August l4th. 

2.3.7 83. Means for testing and remepnetising intetnal combustion engine 
ignition apparatus.“ A. C. Pritchard. August Mth. 

23,794. ' Alternating-current motors, &c." E. 5. Carey and Cares -Gavey 
Symlicate. August [áth. 

23.798. Dynamo electric machines," Soc. Anon pour UEsNploitation. des 
Procedes M. Leblane-Vickers (formerly Soc. Anon pour. VExploitation des Pro- 
cedes. Westinghouse-Leblanc). August 14th. (France, September 18th, 1919.) 


Siem ns-Schuckrt- 


. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the speci&catione will be 
printed and abridged, and all subsequent proceedings will be taken. 


19176 


6.600. '* Apparatus for forming filaments for electric lamps." British 
' homson-Houston. Co. (General Electric Co.). (147,955.) 


1919. 

9,966. '* Magneto-cleetrie machines for engine ignition purposes." H. A. 
Sheppard. April 22nd, 1919. May Hth, 1917. (147,981) 

9.967. '' Construction of electric generators and motors for working under 
water or other liquid." C. H. Hall. April 22nd, 1919. 140,982.) ` 

10.130. Electric. furnaces.” A. М, Техеіга. April 23rd, 1919. (147,985.) 

10.248. Electric cells for miners? lamps and for similar purposes." Haslam 
& Stretton and T. Stretton. April 24th, 1919. (147,994.) 

10.273. “Automatic apparatus driven by electric motor for winding spring- 
driven clocks." F. Guye, L. H. Borel and H, Ramseyer. April 24th, 1919. 
(147, 907.) 

11.115. Electric switches.“ G. Wightwiek. May 3rd, 1919. (148.006.) 

11.348. „ Electrical water-heating elements" J. I'. Barr. May 7h. 1419. 
(148. 00h.) 

11.551. „ Electric lamps for miners.” E. Lemire, May Sth, 1919. 
(148.012,) 

2913, “Galvanic cells.“ Firm of. J. Kremenezky and K. Dukes. July 
ISth. 1918. (182.803.) 

25. 67% . Electric Switches." W. Е. 
(148, 08.) 


Barber. November ТЬ, 1919. 


31908, © Electroly tie. apparatus for the direct production. of hy pochlorites. | 


р. Валла. December Pith, 1919. 118,05.) 


2S Es EE SS a ЕСЕ 


Standardisation ia Australla.— The Institute of Science 
and Industry of the Commonwealth has drawn up a scheme 


for the creation of an Australian Engineering Standards Asso- 


ciation. This has been agreed to by the engineering societies, 
and a recommendation has been made to the Commonwealth 
Government for the establishment of a standards association, 
In the meantime the question of reducing the number of 
structural steel sections used in Australia, and of standardising 
the steel used for these sections, has received attention. ‘Tbe 
annual consumption of steel and steel products in. the Com- 
monwealth is between 700,000 and 800,000. tons, while of that 
quantity only 200,000 to 250.000 tons are produced locally. 
This is the beginning of a definite attempt on the part of the 
Institute of Science and Industry to attack the general ques- 
tion of standardisation of Australian. engineering materials 
and processes. “Already considerable progress has been made 
with electrical standardisation, and conferences’ will shortly 
be held to deal with railway and tramway rails and fishplates. 
The Institute of Science and Industry of the Common wealth 
will afford assistance in carrying out any investigations re- 
quired, and also in supplying funds for sneh work as might 
be required in deciding on standards. With tbe permission 
of the British Engineering Standards Association, the Federal 
Government has reproduced illustrations of the various sec- 
tions. and they are being circulated for the use of all Interested 
in building and constructional work. Accompanying the 
illustrations are full specifications, te be known ах The 
Australian Standard Specification for Structural Steel.” 
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QUARTER-WAVE AND HALF-WAVE 
TRANSMISSION LINES. 


EXTRA-LONG-DISTANCE transmission of electrical energy 
is not a matter of primary importance to the British 
electrical engineer in his own country, but it is a matter of 
the utmost importance to him in relation to his interests in 
colonial and foreign electricity undertakings. In every 
country there is increased interest in bydro-electric 
projects—the stimulus, which is likely to be a permanent 
one, being the shortage and high price of fuel—and there 
are likely to be important hydro-electric developments in 
all countries possessing surplus water power directly the 
markets of labour and materials are suffiviently stable to 
justify firm estimates. The economic possibilities of water 
power are determined largely by the availability of a market 
for electrical energy within the radius of economical trans- 
mission. Increase in the distance to which electrical 
energy can be transmitted economically increases the water- 
horse-power which can be utilised by making it profitable 
to develop falla hitherto too remote from industrial centres. 

With the materiale, equipment, and experience in design 
and operation hitherto at our disposal, we have been able to 
transmit electrical energy at pressures between 100,000 and 
150,000 volte for distances up to 200 miles or so. Trans- 
mission at 200,000 volts and for distances up to 300 miles 
represents about the limits which can be entertained in 
polyphase transmission systems such as those in service at 
present. These limits are, moreover, in the nature of . 
physical limits which cannot be surmounted by mere 
extension of present-day transmission practice. The line 
voltage is limited to a pressure in the neighbourhood of 
150,000 to 200,000 volts by the appearance of corona 
discharge, and the distance is limited to, say, 300 miles by 
the impedance of lines of such section and such arrangement 
as can be afforded on economic grounds. . 

If, whilst retaining the eame pressure limita, the economic 
distance of transmission can be increased four-fold, this is an 
achievement of importance to every electrical engineer, 
for whatever extends the distribution of cheap electrical 
energy is of benefit to the whole of the electrical industry. 
If, in addition, a corresponding economy can be realised in 
comparatively short-distance transmission lines, the matter 
is of importance to British engineers, not merely in its 
relation to foreign and colonial power schemes, but also in 
its possibilities for this country. 

Broadly speaking, the quarter-wave and half-wave 
transmission systems, discussed so fully in an article 
which js concluded in this issue, utilise a line which is in 
resonance, and thus reduce the transmission losses to those 
due to obmic resistance alone. The phrases quarter- 
wave" and “half-wave” in this connection are very 
appropriate, a “ quarter-wave" line being one in which an 
alternating current is transmitted from end to end in one- 
quarter of the periodic time of the current concerned. 
Similarly, a half-wave line is one in which the time of trans- 
mission is one-half of the periodic time. 

A quarter-wave line necessitates constant-current input, 
if constant-voltage supply is to be maintained at the load, 


and constant-current alternators and transformers are not at 
present available for large outpute. There is no reason to 


[289] D 


— —— ——————————————————————————————————————————————————JJ———— 


290 


THE ELECTRICAL REVIEW. Гуо, 87. No. 2,232, SEPTEMBER 3, 1920, 


— ll ⅛—— — — 


doubt that they could be developed, but the necessity for 
perfecting a new class of station equipment is obviously 
а serious handicap to a transmission system which represents 
in itself a radically new application. Fortunately, the half- 
wave line requires only standard constant-voltage station 
equipment, and there is no reason why its possibilities should 
not be détermined practically at relatively small expense by 
interconnection of existing transmission lines. 

Without going into details which are presented so fully 
in M. P. Bunet’s article, it may be said that the natural 
length of the half-wave line is from 1,500 to 1,900 miles 
for 50-cycle operation (i /., twice that of the quarter-wave 
line), and that the half-wave system operates at constant- 
voltage at each end and at constant-current at the centre. 
Supply cannot be taken from a quarter-wave line at any 
intermediate point in its length, but transformers, the 
secondaries of which serve constant-current circuits, can be 
connected in series at or near the centre of a half-wave line. 
There is a point of maximum pressure in a half-wave line 
about one-quarter of its length away from the load, and the 
voltage is there equal to the station voltage required in 
ordinary constant-pressure transmission to deliver (over this 
quarter distance) the same voltage at the load as is actually 
delivered by the half-wave line. In other words, for a 
given maximum voltage in the system and a given voltage 
at the load, the half-wave line delivers energy over four 
times the distance possible by ordinary transmission, and 
with a station voltage greater than the load voltage only by 
the amount corresponding to the ohmic drop. The station 
voltage in the half-wave system is materially lower than 
the maximum voltage along the line. Adhering, however, 
to the same maximum line voltage as is dictated by present- 
day practice in the matter of insulation, we have the 
practicable range of transmission quadrupled. . 

The question now arises : do we need such distances of 
transmiesion ? Is there any demand for through travs- 
mission over such distances as those between Niagara and New 
Orleans, Zambesi Falls and the Cape, or Montenegro and 
Petrograd, with at the most a tapping near the centre 
point? Probably not, but whereas a half-wave line 
which has half-wave characteristics by virtue of its own 
length and spacing in accordance with usual practice, is 
necessarily very long, it is possible to load a much 
shorter line so as to give it half-wave characteristics. 
This may be done by increasing the reactance and/or the 
capacity of the line. Up to about 10,000 Kw., it is sufficient 
to connect reactance coils in the circuit, but for higher 
power it is necessary to obtain the desired product of 
reactance and capacity by using а relatively smalier 
reactance, and a relatively larger capacity. Up to 
50,000 Kw. or so, it is sufficient to increase the capacity 
by using split conductors, which opens up the possibility 
of operating two or more transmission lines as a single 
half-wave system. For yet higher power, condensers would 
have to be used to produce the requisite line characteristics, 
and this could apparently be done at a capital cost quite 
reasonable in comparison with the results obtained. At 
higher frequencies, the natural length of a half-wave line is, 
of course, reduced in inverse proportion, but 50-cycle supply 
is the most generally useful, and the best means of applying 
the half-wave principle to ordinary distances of transmission 
certainly appears to be by loading the line. The loading 
need not, however, be entirely artificial. By combiniug 
overhead and underground transmission, the resultant 
inductance of the line may be reduced and the capacity 
increased, compared with purely overhead transmission, and 
the underground sections of the line may be located in 
densely populated areas where overhead lines are undesirable. 

These are points which must be decided for each case on 
its own merits. The basic fact of importance is that half- 
wave transmission makes possible—by tlie use of standard 
alternators, transformers, and line material—efficient trans- 
mission of electrical energy over distances of 300 miles or 
more with the following principal advantages: – (1) Lower 
weight of conductors per kilowatt per mile than is required 
for ordinary transmission systems. (2) Much better pressure 
regulation than is possible in ordinary transmission systems, 
the station voltage in the half-wave system being practically 
independent of the power factor of the load and varying with 
load to about one-quarter the extent of the variation occur- 


ring in an ordinary transmission system. Half-wave trans- 
mission makes possible transmission over a distance of 1,500 
miles with better regulation than is possible in ordinary 
transmission over one-fifth of this distance and, by loading 
the system, corresponding advantages can be obtained in 
shorter transmission lines down to 300 miles or so. For 
still shorter distances ordinary transmission is sufficient. 


AN earnest appeal for funds for the 
erection and endowment of adequate 
buildings and equipment for the School of Chemistry at 
Oxford has been issued by Prof. W. H. Perkin, Prof. F. 
бойду, and Prof. Benjamin Moore. At present the accom- 
modation available for the hundreds of students who are, 
and seek to be, in attendance, is utterly and lamentably 
insufficient —in fact, it can hardly be said to exist. That 
such a state of things should obtain at Oxford is deplorable 
in the highest degree, and we hope that the sum required, 
amounting to about half a million sterling, will be 
forthcoming. 

Oxford is the nursery of the Civil Service, whose utter 
ignorance of science and scientific methods of thought has 
been in the past, and will long continue to be, a blighting 
influence upon the progress of this country and of the 
Empire itself. The modern Universities are free from this 
reproach, but they are not the favoured source of civil 
servants, and until Oxford is reformed and modernised by 
the development of her scientific sid», we cannot hope for 
much improvement. Let us, then, by all means help Oxford 
to do this. 


Sclence at Oxford. 


OPENING the L.C.C. Electricity Returns 
bee PUDE: for 1917-8 recently published, we come 
and a Moral. 
across first а couple of maps, of the 
County of London and of Greater London respectively, 
showing in contrasted colours the areas supplied by local 
authorities and those supplied by companies. This reminds 
us of what has hitherto been one of the insoluble elements in 
London electricity problems, namely, the fact that muni- 
cipalities and companies jostle each other, elbow to elbow, 
in а most mad and mixed medley throughout the whole 
area. Further, their relations have often been in the past best 
designated as of the “cat and dog" type. But it is to be hoped 
that in future wiser counsels will prevail, and this wholly 
unnecessary antagonism will.disappear. One point which 
should tend in the direction of mutual conciliation is the 
fact that the sides are so equal, that ** honours are divided.” 
The present L.C.C. statistics are interesting as indicating 
such “ balance of power." For instance, taking the County 
of London itself, and measuring the undertakings by the 
units generated, the companies show 328 million units, and 
the local authorities 235 millions, a balance in the companies’ 
favour ; but taking extra-London, the case is reversed, and 
local authorities are atop with 134 million unite, as against 
the companies’ 78 ; and taking both together, that is, the 
whole area of Greater London, there is not much to choose 
between the 372 millions of the local authorities and the 
406 millions of the companies. 

Numerically, too, the undertakings respectively are, in 
total, very near together, being, for Greater London, 39 
local authorities and 33 companies. When we come to 
extent of area, we still find no great discrepancy, so far us 
the County of London is concerned, the local authorities’ arta 
being 554 sq. miles aud the companies’ area 64} sq. miles. 
When we look at extra-London, however, we notice а big 
divergence, the companies’ area being over 450 sy. miles, us 
against the local authorities’ 167 sq. miles, implying, of 
course, that the companies have big undeveloped areas. 
Altogether, therefore, things lie at present very evenly 
between the two, and it is to be hoped that such an atmosphere 
of harmony will prevail in the present scheme-formulatilg 
period as will exclude altogether any of the old-time 
differences, which are, after all, entirely political and in no 
way technical or electrical. 

We would point out, in conclusion, that it should be 
borne in miud, when making a comparison of Ше working 
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of municipal and company undertakings, and more particu- 
larly when comparing the working costs per unit, that 
inasmuch as the municipal accounts are made up to 
March 81st and the corresponding company accounts to 
December 3 Ist, the comparison, especially for the year 
1919, during which there was а considerable rise in the 
price of coal and in wages, should make allowance for the 
fact that whereas the local authorities’ accounts only include 
three months of this rise, the companies’ accounts include 
Ше whole 12 months. 


A MEETING of the Council was held on 
Wednesday last at the Institution of 
Civil Engineers, to receive the first report 
of the Executive, and to discuss the future 
of the movement in the light of the fact that, for financial 
reasons, it does not appear to be possible to carry it on as an 
independent organisation. The E.T.O. was founded on 
October 25th, 1917, and the whole of the work to date has 
ben done by voluntary effort, the initial fund of nearly 
£1,200, which was subscribed by the leading Engineering 
[nstitutions and certain colleges and firms, baving been 
expended on printing, postage, &c. 

The report is a volume of 330 pages, and incorporates a 
register of the available facilities for engineering training 
at the various engineering works and colleges throughout 
the country, but, unfortunately, the funds at command were 
not sufficient to permit of more copies being pricted than 
would suffice for the mémb rs of Council. 

The Executive, finding the expenditure too heavy to be 
borne by the Envginee:ing Institutions and Associations, 
invited 246 engineering firms to become members at a 
minimum subscription of 10 guineas per annum, but only 
30 firms consented, and therefore it is feared that the 
organisation will lap:e. 

This unexpected and unhappy conclusion will be deplored 
by all who are interested in this most important subject. 
Those who were present at the inaugural meeting will 
remember the enthusiastic support which was then accorded 
to the movement, and which certainly justified the promoters 
in devoting their unselfish efforts to the evolution of a 
comprehensive scheme on a permanent foundation. The 
originators of the movement— M«ssrs. А. E. Berriman and 
А. P. M. Fleming—deserved the hearty thanks of the 
engineering industries for the valuable work they had 
already accomplished during the several years preceding the 
meeting, and since then they have not relaxed their efforts ; 
Mı. Berriman has acted as honorary organiser, in which 
capacity he must have shouldered a heavy burden. 

The scheme was directed to the provision of adequate 
training not only for the engineer, but also for the rank 
and file of the industry, and was intended to remove a great 
defect in our educational system by providing a ladder 
which would enable promising youths to climb “ from the 
bench to the university,” and thus make available for the 
benefit of the whole nation, the potential talent and intel- 
lectual ability of which an inexhaustible store exists in 
every class of society. Other objects of the organisation 
Were to increase the efficiency of engineering training, and 

to provide a central information bureau. | 
„ Eighteen months ago the Executive advertised for an 
engineer secretary," a first-class man with a good salary, 


The Engineering 
Tralning 
Organisation. 


and an appeal was made to engineering firms to provide the. 


1 funds (ELECTRICAL REVIEW, February 7th, 
k 9) A but the response was evidently very disappointing, 
= the appointment was not made. It is exceedingly 
i 9 80 that the necessary support was not forthcoming ; 
кн 00 firms had contributed the trifling amount asked 
115 ay In addition to the contributions of the engineering 
nd ee the organisation could have been established 
RS IS'actory basis and enabled to produce results which, 

e no doubt, would have commanded the confidence 


of t, К 
y, Industry in the future conduct of the scheme. 
Organ А 
Капівегв, whose capacity for work must have been taxed 


the ; 0 Б we venture to suggest that the true cause of 
erence manifested by the industry to the claims of 


— 


out for a moment reflecting on the efficiency of the 


the Organisation is to be found in the lack of publicity. 
We remarked in February last year, when commending the 
movement to our readers, that it had not been much in 


evidence — and that is the whole thing in а nut-shell. The 


whole of the engineering Press, we believe, cordially 
supported the scheme, and would gladly have kept it before 
the public, but the promoters, doubtless overburdened with 
work, were not able to supply the information required for 
that purpose, while the Press was not aware that it was in 
difficulties. Hinc illie lachryme. | 

Ав we go to press, we learn that the Council proposes to 
hand over the work to the Federation of British Industries 
(вее our Notes columns). | 


A REPRESENTATIVE of the Financier 
recently had an interview with Mr. B. H. 
Morgan, Е.К.8.8., M.LA.E., who advo- 
cates a tax on turnover, instead of the destructive and 
unfair device known as the Excess Profits Duty. Mr. 
Morgan lays stress on the fact that the Excess Profits Duty 
is а positive bar to enterprise, its incidence being uncertain 
and often grossly unfair. 

Why should a standard of profits earned by established 
firms six years ago be made the basis for taxation to-day ? 
This crude device was bad enough during the war, but 
to-day, when reconstruction of industry is urgently calling 


A Tax on 
Turnover. 


for the starting of new businesses, it seems to be a most 


extraordinary anomaly that every new business should be 
handicapped, less or more, from the start, owing to the 
absence of the pre-war standard of profit enjoyed by 


established firms in the same line of business. 


It is, of course, obvious to everybody that it is a hopeless 
task to attempt to establish a new firm to-day to compete 
with firms established before the war, and having a pre-war 
standard of from 5 to 15 per cent. | 

Such firms can underquote a new concern every time, 
and put it out of business very quickly. А tax of 1 per 
cent. on the turnover, however, a8 proposed by Mr. Morgan, 
would fall, like rain from heaven, equally upon new and old 
firms and upon those which were successful or unsuccessful 
before the war. In the opinion of Mr. Morgan, a tax of 
only that moderate amount on turnover would produce a 
much larger amount than the Excess Profits Duty. "There 
would also be the advantage to the Chancellor that, by 
terminating the Excess Profits Duty, he would save himself 
from baving to pay back considerable sums of excess profits 
already received by the Treasury as the result of the con- 
tinuation of the tax. It will be remembered that under 
the provisions of this strange and ill-considered impost, any 
firm may average its profits throughout the whole period of 
the duration of the tax, and, if it should now be incurring 
losses, can demand back excess profits already paid and taken 
fully into credit in previous Budgets. There is a growing 
impression that Mr. Austin Chamberlain’s obduracy will 
not result in bringing in the revenue expected, but, on the 
contrary, will subject him to a very serious disappointment. 

The Excess Profits Duty is just one of those things that 
anyone with a scientific turn of mind can hardly find the 
patience to discuss. It could hardly have been invented by 
any other combination than that of a Labour man and a 
lawyer. Certainly no engineer, electrical or otherwise, 
could have had anything to do with it. Our own view is 
that anything that would remove the groes injustice of 
taxing the small men and the new firms more heavily 
than the big men and the old-established firms, would 
be welcome. Apart from that, however, any simplification 
such as that suggested by Mr. Morgan, which would enable 
the taxes to be collected with less difficulty and expense, 
would be really a permanent economy. The present com- 
plex of taxes, duties, and stamp fees, combined with the 
present habit of the Government of using the trading 
institutions of the country, such as the Post Office and 
the railways, for the purpose of imposing special taxes o1 
persons using those services, should be swept clean away 
and а new start made with some simple form of taxation, 
which could be understood by a plain man, and collected at 
one-quarter the cost ; from this point of view, Mr. Morgan’s 
suggestions are wortby of careful attention. | 
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THE BRITISH ASSOCIATION.—II. 


EanRLY in the morning of Tuesday, August 24th, the 
organising and sectional committees got to work, and 
soon the reading of papers was commenced in the various 
buildings allotted to the sections. In Section А (Mathe- 
matical and Physical Science) Mr. J. Evershed, F.R.S., 
read his paper on ‘‘ Measures of the shifts of the 
Fraunhofer lines and their interpretation, particularly 
with relation to the Einstein theory." In Section B 
(Chemistry) a paper on Industrial Alcoholisui," by 
Capt. A. Desborough, was read and discussed. “А 
Criticism of the Majority Report of the Royal Commis- 
sion on Decimal Coinage," by Mr. H. Allcock, was the 
first paper read in Section F (Economic Science and 
Statistics). Three papers were read and discussed in 
Section G (Engineering): '' Testing nraterials at high 
temperatures," by Prof. F. C. Lea; '' Experiments on 
impact torsion," by Mr. Eric Jones; and“ The cutting 
edges of tools," by Col. R. E. Crompton, C.B. The 
report of the Committee upon Training in Citizenship 
was presented in Section L (Education). Several excur- 
sions were arranged for the afternoon, including visits 
to Cardiff Docks, Grangetown Gas Works, and the Power 
Station. About 20 members secured tickets for the last 
named, but, owing perhaps to the lack of transport dur- 
ing the municipal strike, only eight were present; the 
electricity works is at the tramway terminus, and under 
normal conditions easily accessible. The visitors found 
a very small volunteer staff carrying on, but half the 
plant was shut down, partly on account of the lack of 
men and partly because the traction side which occupies 
а large part of the station was not needed. Much in- 
terest was evinced in the Siemens and Westinghouse 
2,000-kw. turbo-alternator sets and the large English 
Electric p.c. generators for supplying the tramways. 
The visitors then crossed over to the tramcar repair 
shop, where the item which attracted most attention was 
the arc-welding plant, which was being used for the 
repair of gear cases. 

Many eminent men were on the platform at the in- 
augural general meeting in the Park Hall at 8 p.m., in- 
cluding the Lord Mayor of Cardiff, the Marquis of Bute, 
Lord Treowen, Lord Pontypridd, Lord Tredegar, H.H. 
Maharaj Rana of Jhalawar, Sir Oliver Lodge and Bishop 
Welldon. Sir C. A. Parsons, the retiring President, in 
a brief speech, introduced Prof. Herdman, giving a short 
sketch of his life and achievements. Prof. Herdman 
then read his address, which was briefly noticed in the 
ELECTNICAL Review of August 27th. The Lord Mayor 
extended a hearty welcome to the Association on behalf 
of the citizens of Cardiff, and in a witty speech touched 
upon the importance of the science of oceanography to a 
city situated as Cardiff is. [n seconding a vote of 
thanks to Prof. Herdman, Sir Oliver Lodge recalled the 
events of twenty-nine years ago, when they were work- 
ing together. He remembered that when Prof. Herdman 
secured a ship froin the Government for the purposes of 
veeanographical research, he (Sir Oliver) was asked to 
accompany the party, not because Prof. Herdman 
thought a great deal of him as a biologist, but because he 
was а strong and healthy young man. Sir Oliver, amid 
much laughter, said that one of his first tasks as a mem- 
ber of the expedition was the carrying of sacks of coal 
over the coast of a very rocky island. 


It was announced that the number of members attend- | 


ing the annual meeting was 1,370—a very satisfactory 
total. | 

On Wednesday, August 25th, the morning was devoted 
to sectional papers and discussions. In the Mathe- 
matical and Physical Science Section, Dr. F. W. Aston 
read a paper entitled“ Mass spectra and the constitu- 
tion of chemical elements," and Sir E. Rutherford, 
F.R.S.. discoursed upon the building-up of atoms, ex- 
plaining the electronic theory to his audience by means 
of diagrams. He discussed the bombardment of the 
atomic nucleus with alpha particles, explaining that 


these were repelled at varying distances and thus pre- 
vented from reaching the nucleus. He stated that if the 
nucleus could be reached by these particles, the explosion 
would very probably disintegrate the atom. The time 
vi the Chemical Section was devoted wholly to the con- 
sideration and discussion of papers on lubrication, in 
which many members took part. Section F (Economics) 
listened to the reading of papers on The present supply 
of coal and its effects on the shipping interests of 
Cardiff," by Mr. J. O. Cheetham, and on The conduct 
of the mining industry," by Mr. R. К. Adgie. Among 
the papers read before the Engineering Section was one 
on! High-speed petrol engines, by Mr. H. R. Ricardo; 
Prof. Watkinson's paper on '' Some methods of obtain- 
ing ignition in internal-combustion engines with low 
compression pressures was cancelled. 

At their afternoon meeting the members of the Physio- 


. logical Section were presented with two papers by Prof. 


A. D. Waller, F.R.S. The first dealt with the applica- 
tion of electricity to plants and the responses obtained. 
Prof. Waller demonstrated that the result of passing an 
inductive shock through а plant was an after-current, 
the direction of which depended upon the condition of 
the plant. If the plant was in a state of growth in all 
parts, the after-current would have the same direction as 
that of the first current. If one part was physiologically 
inactive and another active, the after-current would have 
its direction from tle active to the inactive section. The 
second paper was a consideration of the effects of emotion 
upon the human body. The apparatus described con- 
sisted of a Wheatstone bridge, the fourth arm of which 
was connected through a potentiometer to two electrodes 
applied to the subject under test. By means of oscillo- 
grams Prof. Waller showed that when the mind was at 
rest а small current passing through the circuit kept a 
connected galvanometer in a state of rest. The effect 
of a threat was shown to be a violent deflection of the 
galvanometer needle, and the shock given by means of a 
pin-prick or electricity caused a still greater deflection. 
Similar tests having the electrodes connected to the sub- 
ject’s foot, leg and forearm were illustrated, the effects 
varying somewhat. Prof. Waller stated that his theory 
to account for the deflection of the galvanometer needle 
was that the various emotions opened the pores of the 
skin and lessened the body's electrical resistance or in- 
creased its conductivity. A pressure of 1/10 volt was 
generally used for the experiments described. Upon the 
conclusion of Prof. Waller's papers the menibers of the 
Section made a tour of inspection of the new physiolo- 
gical buildings, which are stated to be some of the finest 
in the United Kingdom. Among the various visits, &c., 


arranged for the afternoon was the inspection of the 


Western Mail and South Wales News printing works. 
A party of members went to the Castle at the invitation 
of the Marquis and Marchioness of Bute, and others 
visited University College, where the Senior Deputy 
Chancellor (the Rt. Hon. Lord Kenyon) conferred degrees 
upon a number of British and foreign scientists. At 
the Park Hall in the evening, Prof. A. W. Kirkaldy, 
M. Com., delivered a public lecture on Present Indus- 
trial Conditions " to a fairly large audience of the 


citizens of Cardiff. 


4. On Thursday, August 26th, there was a rather larger 


. number of matters of indirect if not direct electrical 


interest. In Section. B (Chemistry) Prof. C. H. 
Desch, who recently succeeded Prof. Arnold in the Chair 
of Metallurgy at Sheffield University, gave an interesting 
account of the manufacture of tungsten filaments for in- 
candescent electric lamps, of which we give an abstract 
elsewhere. To the chemists, the paper, together with one 
by Mr. J. L. F. Vogely on the tungsten industry. proved 
exceptionallv interesting. although they recorded facts 
known to metallurgists and makers of tungsten wire for 
electric lamps. Nevertheless, it was suggested that if the 
trade Press did not publish the papers in full. a report 
should be made to the Association to do so. These two 
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papers were followed by an exceedingly valuable one on 
the prospects of establishing an electrolytic zine process 
in this country. This paper we abstract at some length. 
The zinc industry in this country is in low water at the 
present time, and three important South Wales works 
have been shut down during the past few months. 

In Section B on Thursday, also, the report of the B.A. 
Fuel Economy Committee was read and briefly discussed. 
It is to be regretted that the feud, if we may use the 
term, between the Committee and the Fuel Research 
Board still continues. The point is that it was practic- 
ally out of the propaganda work of the B.A. Committee 
ia 1915 that the Fuel Research Board was formed, with 
Sir George Beilby as the Director. When the Board was 
established, the Fuel Economy Committee offered its 
assistance, but judging by what Prof. Bone said last year 
and again this, the Fuel Research Board has declined to 
avail itself of any assistance from this quarter. The 
case for the existence of the Committee is that it is practi- 
cally the only body which can be said to be looking after 
the interests of the consumer, but even as such, the Fuel 
Research Board ignores it to the extent that no notifica- 
tion is given to the B.A. Committee of any conferences 
and meetings such as have taken place in connection with 
the new legislation for the gas industry. Exasperated by 
this treatment, the B.A. Committee went to the Board of 
Trade direct, and had reason to believe that something 
would come of its action. This was at a time when Sir 
Auckland Geddes was at the Board of Trade, but a 
change in the political head of that department seems 
to have been disastrous for the objects which the 
B.A. Committee had in mind, viz., a limitation of the 
impurities which gas undertakings may put into gas 
under the new legislation. This was the burden of the 
story which Prof. Bone, as chairman of the Committee, 
had to tell the Section, a story which he repeated in the 
afternoon at the joint meeting of the South Wales In- 
stitute of Engineers and the B.A. Fuel Economy Com- 
mittee, when two papers dealing with coal were dis- 
cussed. 

In Section G, Prof. J. T. MacGregor-Morris described 
a portable direct reading anemometer for measuring 
ventilation in coal mines, which has been taken up by 
several people, especially in the North of England. 
This was followed by a paper, by Mr. H. T. Tizard, on 
** Specific Heat and Dissociation in Internal-combustion 
Engines," which reminds us that no report from the 
B.A. Gaseous Explosion Committee was presented this 
year. The work of this Committee has been interrupted 
by the war and the lamentable death of Prof. Bertram 
Hopkinson. Thus there has been little advance in recent 
years in the thermo-dynamical theory of internal-com- 
bustion engines. On the other hand, there have been 
great practical advances, and it is said that the actual 
efficiency of a modern high-speed engine is higher than 
the theoretical efficiency calculated on the old specific 
heat figures of Clerk and Langer, even if no allowance 
is made for the loss of heat; the paper dealt with this 
aspect of the matter. 

Another paper in Section G was by Prof. A. L: 
Mellanby and Mr. W. Kerr, dealing with steam action 
in simple nozzles. This was a short study of the 
variants in nozzle expansion. 

Friday saw the close of the Sectional meetings. Several 
of them were busy until a late hour in the- afternoon, 
whilst the more fortunate members of those Sections 
which had concluded their labours were able to enjoy 
various excursions. The weather remained fine—indeed 
it improved as the week progressed, and in this respe:t, 
at least, the B.A. maintained its reputation. During 
the last 12 years we hardly remember an occasion 
when the British Association has had wet weather. 
The inconvenience caused by a week's accumulation of 
dirt and litter in the streets through the strike of muni- 
cipal employés was not abated, for although the strikers 
were reported on Thursday to have settled their differ- 
ences, they were still having acrimonious discussions 
among themselves as to whether they should or should 
not go back. Even the gravediggers joined the mal- 


contents, and thus, as a speaker in one Section face- 
tiously put it, there was no inducement even to die in 
Cardiff. The meetings of the strikers, indeed, afforded 
an interesting opportunity of studying psychology in a 
practical form, after listening to a whole series of papers 
on industrial psychology written more or less from what 
might be termed the theoretical aspect. Outside the 
City Hall, the men’s organisers, after having success- 
fully induced them to strike, were that morning finding 
it an exceedingly difficult task to induce them to return 
to work. ‘‘ You go back to work,’’ cried the organiser, 
wagging a finger of authority at a crowd of some hun- 
dreds. ‘‘ That's the second time you've told us that, 
and we ain't gone back, cried one man. However, the 
men went back, and by the time we left on Saturday 


morning the streets were being rapidly cleaned and the : 


tramcars were running normally. 

Another aspect of the psychological problems which 
have been discussed appealed to us. Quite a large body 
of men are now taking up the study of industrial 
psychology, and are making a brave effort to put it upon 
a common-sense and practical level. They lay down 
laws which should be applied to workers to keep Шеш in 
good health and spirits, and they prescribe that not more 
than so many hours’ work a day should be done if the 
best results are to be obtained. These same men who are 
striving to make the path of the average worker easier 
are themselves, to all outward appearances, working 


double time. If they are not careful they will bring 


about, in themselves, the very conditions of reduced out- 
put which they are striving to prevent in the case of the 
general worker. We shall have to start a study of the 
psychology of the psychologist to save him from himself. 

Section G on Friday morning was concerned with only 
one electrical paper, viz., that of Prof. G. W. O. Howe, 
the Recorder of the Section, who gave a most interesting 
lecture on the efficiency of transmitting aerials and the 
power required for long-distance radio-telegraphy. 

The Psychological Sub-section of Section I (Physio- 
logy) has been one of the most active of all the Sections, 
and its aspiration to become a full Section next year 
seems more than likely to be fulfilled. This active young 
Sub-section, presided over by Dr. C. S. Myers, F.R.S., 
met morning and afternoon all through the week, and 
on Friday it devoted the whole of its energies to a con- 
sideration of industrial psychology. There is a great 
deal moré in this than many people, even industrialists, 
imagine, and we are pleased to note that those who have 
taken up the problem in this country are striving to get 
away from the effect of the American ideas on industrial 
management—so-called—so far as these have tended to 
turn the worker into a machine. Particularly in- 
teresting was a paper by Prof. E. L. Collis on the 
psychology of industrial convalescence, which raised an 
important question concerning the present regulations 
applying to national .health insurance and sick club 
benefits in illness. The argument put forward is that 
the system by which all benefit ceases the moment a man 
recovering from an illness does even half an hour’s work 
per day is wrong in principle, and that a man should be 
nursed back to the full enjoyment of his physical and 
mental faculties by a gradually increasing amount of 
employment, the amount of sick pay varying propor- 
trónately. Problems of vocational selection, and the 
aims and work of a National Institute of Applied 
Psychology, were the subjects of other papers dealt with 
by this Sub-section. 

Late on Friday afternoon in Section K (Botany), Sir 
J. C. Bose, F.R.S., had an overcrowded meeting to wit- 
ness & demonstration of the growth of plants by means 
of the magnetic crescograph, and in Section L (Educa- 
tion) in the morning, Principal J. C. Maxwell Garnett 
dealt with higher technical schools in a national system 
of education. In this paper diagrams were exhibited to 
illustrate certain recommendations recently published by 
the Federal Council of Lancashire and Cheshire 
Teachers’ Associations, the paper being specially con- 
cerned with the provision of the highest technological 
education in a national system of education. 
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Lubrication and the Germ Process. 


By II. M. Wels and J. E. Ѕоотнсомве, M.Sc. 
(Abstract.) 
Section B.- Chemistry. | 

The authors drew attention to the fact that the modern view 
of lubricatian on the physico-chemical side was the existence 
of a residual valency or affinity between the oil and the solid 
surfaces of the bearing and Journal. Ihe problem had, there- 
fore, to be considered as a kind of intimate relationship be- 
tween the oil and the metul. ‘This was quite a different view 
to that held by investigators in the past, who thought that 
the property of ''oiliness," so strongly manifested by fatty 
oils as compared with mineral oils, resided in some particular 
physical characteristic of the oil itself. 

‘be modern point of view had been elaborated recently by a 
number of students of the subject. The authors had dis- 
covered the reason why the fatty or fixed oils possessed 
friction-reducing properties superior to those of mineral oils. 
They had shown that this was due essentially to the presence 
in fatty oils of minute quantities of free fatty acids, which 
were absent in the majority of mineral oils. In consequence 
of this discovery they had added small quantities (about one 
per cent.) of fatty or organic acids, which were easily access- 
ible and relatively cheap, to mineral hydro-carbon oils. The 
products so obtained possessed remarkably low frictional co- 
elficlents. As an example, the addition of 2 per cent. of 
common fatty acid to а mineral hydro-carbon oil reduced the 
coellicient of friction shown by this oil on a friction-testing 
machine from 0.0054 to 0.0052, a diminution of 26 per cent. 

By suitably choosing the type of fatty acid to be added to 
mineral oil the behaviour of oils in the presence of water and 
other contaminating substances could be modified at will. It 
was also shown that the risk of metallic corrosion was even 
less with these oils than with the usual compounded oils, 
because the latter frequently developed in working notable 
quantities of free acid. 

The principle. of making mineral lubricating oils possessing 
increased frictional-reducing properties by adding to mineral 
oils suitably chosen fatty acids in relatively. minute amounts 
had been patented throughout the world, and had been some- 
what fancifully called the germ process, because the fatty 
acid was the germ of the idea. 

The value of the process lay in the fact that oils possessing 
friction-reducing properties much superior to mineral oils could 
be prepared at relatively little extra cost to mineral oils. 
Secondly, by this means an immense quantity of fatty oils, 
suitable for the manufacture of margarine and other food- 
stuffs, was liberated for the country’s needs and replaced by 
a much smaller amount of commercial fatty acids, which were 
quite unsuitable for food and were more or less in the nature 
of by-products. 

Finally, it might enable lubricating oil manufacturers to 
produce the highest class of frietion-reducing oils from com- 
paratively thin—therefore cheaper—mineral oils, and incident- 
ally this might have the utmost significance to-day when they 
were striving to foster and develop the mineral oil production 
of this country and the Empire. 


Electrolytic Zinc. 
By SaMvEL Fil. p, A. R. C. Sc. (Lond.), F.C. S. 
(Abstract.) 
Section B.— Chemistry. 

The Zinc Industry. —It is advocated that, in view of the pre- 
sent depression of the British zinc industry and, the very 
limited output of less than 10 per cent. of the pre-war con- 
sumption, attention must be given to the application of the 
results of modern research in order to retain and adequately 
develop this key industry. The current method of dis- 
tillation 18. severely handicapped and overburdened by scarcity 
of home supplies of suitably pure raw materials, by the poor 
recovery of metal from any but the highest grades of ore and 
the best types of fuel, by a very low thermal efficiency, by 
the poor quality of the product, and by high fuel and labour 
costs. 

Advantages of the Electrolytic Process.—During the past few 
years, however, considerable attention has been given to the 
possibility of the establishment of an electrolytic zine industry 
in Great Britain. As a result of this work, it may be stated, 
with confidence, that British electrolytic zine is now an 
econonuc proposition. Research. work has been carried out 
at Swansea during the past four vears. [n the later stages, 
in a l}-ton per day plant, over 120 tons of metal have been 
produced, which commanded an appreciable premium over 


the ordinary spelter, and demonstrated (1) that the electrolytic 


product is a certainty from even the complex ores available in 
the country, and (2) that the process can be carried out with 
much greater efliciency and less cost than that of distillation. 

Outstanding advantages of the method are: (1) The high 
purity of the product, ranging up to 99.95 per cent. zinc 
and over; (2) high recovery; (3) the almost entirely mechanical 
handling from ore to ingot, thus eliminating excessive labour 
cost; (4) the easy concomitant recovery of accompanying metal 
Values, such as lead and silver, and (5) the availability of large 
resources of home ores (which, by reason of their complexity, 
are not amenable to distillation), thus ensuring an established 
home production of a metal so largely used in the galvanising 


industry in which Great Britain once occupied the premier 
position. 

Outline of Proccss.—The process briefly is as follows: Ores 
or concentrates suitably crushed are calcined, sulphur being 
recovered as sulphuric acid or other sulphur product. The 
calcination is designed to meet the special requirements of 
the later operations, and thus markedly differs trom methods 
followed in the case of distillation. From the calcined product 
the zinc is extracted with the'acid zinc sulphate liquors from 
the electrolytic cells. The liquor is reduced to low acidity 
by means of the ore, and then completely neutralised by 
available waste zinc products or by whiting. An important 
point in the process is the prevention of gel formation from 
soluble silica, thus completely surmounting a difficulty still 
experienced in established electrolytic zinc works. The liquors 
are separated from the insoluble residue (which contains the 
lead and silver) and the crude zinc liquor now contains about 
10 per cent. of zinc togethen with small amounts of impurities 
such as arsenic, antimony, copper, cadmium, iron, nickel, and 
cobalt. ‘Lhe effect of each of these impurities on the process 
of zinc deposition has been carefully studied. Each of these 
impurities, even in very small quantities, had a most detri- 
mental effect in the electrolysis of acid zine sulphate liquors. 
One of the chief problems of electrolytic zine is the reduction 
of these deleterious impurities down to harmless quantities. 
New methods of puritication have been worked out for each 
impurity, and methods are available for their removal in. two 
stages or even in a single operation. When present in sufficient 
amounts, copper and cadmium are recovered as well as elimi- 
nated, and provide additional sources of revenue. The purified 
liquor now contains only exceedingly minute traces of cad- 
mium, with nickel and cobalt each reduced to much less than 
one part per million of liquor. The pure liquor is now aciditied 
with outtlowing solution from the cells, bringing the com- 
position. to approximately 8 per cent. zinc and 3 per cent. 
acid, and electrolysed between lead anodes and aluminium 
cathodes. In this operation, the average cell P.D. is 3.5 volts, 
or less with current efficiency of about 90 per cent. giving an 
energy consumption of 3,200 umts per ton of cathode zinc. 
The zine content of the electrolyte is brought down to 3 per 
cent. or less with an increased acidity up to 10 to 11 per cent., 
and this liquor is used cyclically for the extraction of zinc 
from the calcined ore, and for acidifying the pure zinc sulphate 
solution prior to electrolysis. The electrolysis of acidified zinc 
sulphate solution is attended by insuperable difficulties except 
when pure liquors are employed, and the preliminary purifica- 
tion process constitutes therefore the most important stage 
in the cycle of operations. The cathode deposits are allowed 
to grow for two days with a current density of 25 to 30 
amperes per sq. ft. They are sound and compact, and readily 
detached from the aluminium sheets, and after rinsing are 
melted down to ingots containing not more than .02 per cent. 
cadnium, .02 per cent. lead, and .01 per cent. copper and 
iron. Electrical power consumption in the subsidiary mechani- 
а! processes is amply covered by an allowance of 800 Kw.- 
hours per ton, giving an overall consumption of 4,000 Kw. hours 
per ton of zinc, approximately from one-third to one-half ‘of 
that required by the electro-thermal method. The residues froin 
the extraction process contain all the lead and silver which 
are recovered as argentiferous lead by blast furnace smelting. 
It can only be reasonably anticipated that, in addition to the 
well-known outlets for the metal, new and still wider fields 
will open up for а product, the purity of which can easily be 
guaranteed at 99.95 per cent. 


Ductile Tungsten. 
By Pror. Сес, Н. DEscH. (Abstract.) 
Section D.—Chemistry. 


The properties to which the metal tungsten owes its im- 
portance, apart from its use in the production of alloy steels, 
are its high melting point of 3,350 deg. C., and its great duc- 
tility and tensile strength when drawn into the form of fine 
wire. These properties have led to its almost universal adop- 
tion for the filaments of incandescent electric lamps. ‘he 
ductile metal is prepared from the powder, which is pressed 
into rods and then made compact by heat, the particles being 
sintered together by the passage of an electric current. Even 
in this condition it is quite brittle, and ductility is only obtained 
by swaging at a very high temperature after heating in 
hydrogen. The swaying is followed by drawing, the metal 
becoming progressively more ductile until it can be bent or 
drawn cold. The tensile strength of a wire ООО in. in 
diameter is nearly 270 tons per sq. in. Tungsten differs from 
other metals in being more ductile when cold after severe 
working and deformation than in the annealed condition. 
The possibility of drawing tungsten cold depends on the grain 
size of the original sintered ingot, and it is the practice to 
examine every ingot microscopically, all those ingots which 
show more than a certain limiting average grain size being 
rejected, The grains grow on long exposure to high tem- 
peratures, as when used in lamp filaments, and in order to 
prevent this growth from becoming excessive, and so rendering 
the filaments brittle, a small quantity of thorium oxide 1s 
mixed with the tungsten powder im making the original 
ingot, and the infusible and non-volatile particles of this oxide 
present an obstacle to the growth of the grains. 
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THE MACHINE-TOOL AND ENGINEERING EXHIBITION. 


A PERIOD of eight years has elapsed since a representative 
collection of machine tools was last brought together in the 
United Kingdom. During that period many changes have 
been brought about in the British machine-tool trade, and 
the lessons of the war have had a wide inflpence on the 
industry. 

It will be remembered how, soon after the ontbreak of 
war, it was quickly discovered that the main obstacle to the 
supply of “ munitions” was the fact that the machine tools 
necessary for their rapid production in quantity did not 
exist. As a consequence, energetic steps were taken to meet 
the urgent demands of the situation, and great developments 
were made in the machine-tool trade of this country ; many 
valuable lessons were learned by both makers and users of 
such tools and machinery. 

Repetit'on work was introduced into hundreds of factories 
where it had previously been considered impossible, and as 
these factories have gradually turned over from war work to 
peaceful trade, the repetition idea has in many instances 
persisted and continues to be employed on commercial lines. 
The need for a higher degree of accuracy of workmanship, 
for greater care in the selection and treatment of materials, 
has resulted in a development of technique. The tendency 
to specialisation has increased, and the continually advancing 
costs of labour have made it imperative to employ machine 
tools of effizient type on a constantly increasing scale. 

These causes, together with the sborter hours now worked, 
have combined to create such a demand for ma-hine tools 
as has kept the trade relatively well supplied with orders. 

The present exhibition, which is the second organised by 
the Machine Tool Trades Association, is being inaugarated 
by a dinner at Olympia, London, W., to-nigut, and will be 
opened to the public to-morrow. It will remain open daily 
until September 25th, and offers a unique opportunity of 
observing the results that have been attained duriag the 
unprecedented period that has elapsed since the last 
exhibition was held, in October, 1912. 

Nearly 200 exhibitors, of whom a number will have 
on view tools or machinery of an electrical or allied 
nature, will show over 3,000 tons of exhibits. The whole 
of the available space has been readily let, and will be 
fully occupied. In addition to the productions of home 
manufacturers, collections representative of the latest 
achievements of America and other machine-tool pro- 
ducing countries will be displayed, but the Association has 
declined to permit any products of German or Austrian 
firms to be exhibited. 

In the following brief review of the exhibits, attention 
will be confined to objects of an electrical interest. 

MESSRS. GREENWOOD & BATLEY, LTD.. Leeds, will exhibit amonget 
other things a Greenbat industrial electric truck capable of 
carrying 2 tons. and fitted with a Chloride storage battery. Also 


a standard ventilated and enclosed 10-H.P. shunt-wound motor 
running at a speed of 1,000 R.P M., in addition to a 80-н.Р. De Laval 


Ес. 1.—DE LAVAL 30-H.P. О.С. TUBBO-GENERATOR. 


steam turbine, direct coupled to a 20-Kw. D.C. generator, as illus- 
trated in fig. 1. This is a standard ship-lighting set as supplied 
to the Admiralty and most of the shipping lines and cross-channel 
services. Thistype of plant is also used to light and drive small 
mille, &c. ; it ie made in standard sizes from 5 to 600 B.H.P., and 
fitted with double helical gearing and forced lubrication. 


Messrs. IRWIN & JONES, LTD. London.—This stand will 
include, amongst other exhibits, “Hunt” electrical industrial 


trucks. The standard truck for factory, dock, “с, use has a spur- 
gear double-reduction drive and a capacity of two tons. The 
three-wheel truck is specially designed for use where space js 
restricted, and also in conjunction with lifts. It has a motor- in- 
wheel" drive and a capacity of 30 cwt. Fig. 2 shows a truck 
fitted with an electrically-operated self-sustaining jib crane. This 
D F-60 type of crane has recently been improved in two respects. 
First, the length of the jib has been increased from 66 to 70 ір. ; 
secondly, a chain has been substituted from the winding-drum 
over the crane post sheaves and over the jib sheave, with a hook 
and weight in the usual way. On the jib sheave there has been 
provided a special ratchet gear, which can be locked at any 
time, and thus allow the chain in winding up to pull up the jib 
with the load. To keep the jib in a desired position, the anchoring 
of the jib has bean improved by providing a notched quadrant arm, 
which slides through a guide on the crane post, where a ratchet 
or detent engages in che notch of the quadrant arm, eo that the jib 
can be fixed at will in one of several positions. The whole of the 
controla of the crane are worked electrieally—that is, there is a 


Fig. 2.—ELECTRICALLY-OPEBATED TRUCK AND CRANE. 


separate winding motor connected through a worm gear to the 
winding drum with a reduction of 102: 1, and as the worm gear is 
non-reveraible, the load is self-sustained. A reversing switch is 
provided, and the same controller which controle the speed of the 
truck, controls the starting and stopping of the winding motor; 
aa there is a two-way switch provided, it is impossible to run 
the truck and the crane at the sametime. The truck itself is a 
two-ton vehicle having a platform space 5 ft. long x 3 ft. 1 in. 
wide, which platform is only 11 in. from the ground. It is pro- 
vided with a four-wheel steer, and has an exceptionally small 
turning radius, 5 ft. 8 in. measured outside the wheels. The truck 
is propelled by two motora of the coupled-gear type, built into the 
road wheels, fitted with bevel reduction gear, and although entirely 
built into the wheel, they are get-at-able by taking out four bolts 
of the steel cover, which then exhibits the motor and the bevel 
gear for examination. The crane can also be fitted to one of the 
firm's standard A-type trucks. The truck is fitted with 13 
"IMVS8" ironolad Exide cells. 


The IGRANIO ELECTRIC Co., LTD., London, will have on view a 
variety of types of control gear both on its own stand and on the. 
stands of other exhibitors where it will be applied to machine 
tools in operation. The exhibits will include manually-operated 
and automatic motor-starting rheostate, amongst which special 
mention may be made of the "oounter-E M F.” starter that is 
suitable for motors up to 2 H.P. and in which the speed of cutting out 
the starting resistance is automatically governed by the load con- 
ditions. Automatic starting and speed-regulating panels (time 
element control), battery-charging panels, and & mill type con- 
tactor panel will be on view in addition to A.C controlgear. In 
connection with the latter it should be noted that the three-pole 
" across-the-line " starter for polyphase squirrel-cage induction 
machines hes both fuse and low-voltage proteotion in the running 
position. Also the А.С. “oonspede” control panel for slip-ring 
motors shows the patent split housing. One handle controls both 
the stator and the rotor circuits, and the device is consequently 
very simple to handle; magnetic contactor switches open and 
close the main circuit. Electric Leesona ” coils, master switches, 
different types of push-buttons and other accessories will complete 
the exhibit. 


THE CONSOLIDATED PNEUMATIC TOOL Co., LiD., London, will 
show a series of pneumatic and electric tools; the latter will 
include А.С. and рс. drills, hammers, portable blowers, grinders, 
polishers, &c. Fig. 3 illustrates a sensitive drilling stand, and 
fig. 4 a magnetic drill post for various sizes of drills. The 
600- volt D.C. rail drill, shown in fig. 5, ія a very useful tool. The 
frame does not need bolting down, but is simply hooked over the 
rail to be drilled, the operator holding down the other end of the 
frame by sitting on the seat shown, which places him in a con- 
venient position to operate the feed. The side spindle of the drill 
permits drilling close to the ties without the use of an angle 
attachment, and the vertical adjusting screw, with guides for the 
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drill, affords ready means for locating the holes vertically on 
ordinary tee or girder rails. Fig. 6 shows a hammer drill equipped 
with a universal motor, which will operate on either A.C. or D.C. 
It is designed for drilling stone or concrete where a hammer blow 


is necessary; the blow is delivered on the head of the drill by 
a piston governed by compressed air, consequently the motor is not 
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Frias, 3, 4 AND 5.—-" LITTLE GIANT” PORTABLE DBILLS. 


subjected to serious mechanical strains or vibration. The motor is 
wound for 110 or 220 volts, the maximum capacity of the drill 
shown being 1 in, its weight equalling 21°5 1b., and its overall 
length 17:6 in. The portable electric blower, illustrated in fig. 7, 
will also operate on either А.С. or D.C. at any periodicity of single- 


Frias. 6 AND 7.— UNIVERSAL HAMMER DRILL AND BLOWER. 


phase ; for two or three-phase circuits the machine may be operated 
on one leg of the system, or from a lampholder. A steady pressure 
ef about 6 oz. above atmosphere is delivered from the 1 25 in. 
orifice, The machine weighs only 15 lb., and is very convenient to 
handle. 


Messrs. C. E. LUdARD & Co., Nottingham, will show two 
things of interest to the electrical trade. The "shunt cut" 
meter affords à simple and convenient method of indicating the 
output or speed of machine tools in any desired terms. The 
instrument con7ists of an ammeter, which has the maximam 
reading on the left-hand side, instead of on the right ; the soale 
may be marked in Ft. P.M., or any other value, to give direct 


readings of the speed of the driven tool. The ammeter is inserted 
in the shunt circait of the motor, and since the shunt current is 
proportional to the speed of the motor, within certain limits, and 
the mofor speed is proportional to the speed of the driven tool, & 
relation can be obtained between the shunt current and the speed 
of the machinetool. Thus, the ammeter is operated by the current 
in the motor shunt, and the scale reads the speed of the machine 
tool. The "Vulkan" electromagnetic clutch drive uses external 
and internal gears, and special switching arrangementa by which 
any cutting or return speed is claimed to be obtainable on a 
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FIG. 8.—A 20- H.P. ELECTROMAGNETIC CLUTCH. 


planing machine, in addition to other advantages. Fig. 8 shows а 
15 to 20-H. P. clutch equipment suitable for a 4-ft. planer, and fig. 9 
is a diagram of connections for open and crossed-belt drive with two 
cutting speeds and one return speed. The reversing electromagnetic 
clutch consists of а cast-steel shaft, drilled for central lubrication, 
on which a disk armature is sbrunk, and two electromagnetic 
bodies running loose on the shaft. Each magnetic body is fitted 
with an annular energising coil, enclosed in a metal case which is 
easily removable and impervious to oil or moisture, and wound for 
any convenient voltage up to 550. A ventilating ring is fitted to 
each magnetic body to dissipate any heat that is generated. 
The disk armature ie fitted with a wood thrust or friction ring, 
which can be adjusted or renewed without dismantling the clutch. 
When D.c. is supplied to one of the energising coils through the 
slip rings, the loose-running magnetic body, which is mounted оп 
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Еа. 9.—DIAGRAMMATIC SKETOH OF " VULKAN” ELECTRO- 
MAGNETIC DRIVE, 


a gunmetal sleeve, compresses the springs and advances towards the 
disk armature (the movement being about _, in.), thus bringing the 
ventilating ring in contact with the friction ring through which 
the drive 16 imparted to the shaft. The construction of the clutch 
is such that an air gap is clways maintained between the magnetic 
surfaces, even when the clutch is energised, so that these surfaces 
cannot wear or stick from residual magnetism. To reverse the 
shaft, the current is switched by an automatic switch over from 
one energising coil to the other. No non-inductive resistances are 
required, and the excitation current can be broken on a pear 
switch. 


7 Tek Ny yt aM ON 


Vol. 87. No. 2,232, SEPTEMBER 3,1920) THE ELECTRICAL REVIEW. 


297 


THE CARBORUNDUM Со., LTD., Manchester, will have а display 
of abrasives. Carborundum is an artificial abrasive or grinding 
material, and is a product of the electric furnace. It is taken from 
the furnace in the form of masses of crystals, which are crushed to 
the individual crystals of varying degrees of fineness, mixed with 
bonding materials, and moulded into the many and varied sizes and 
shapes of stones, files, grinding wheels, powder, paste, &c. 
" Alaxite is another product of the electric furnace, and is used 
particularly for making extra hard fine varieties of the above- 
mentioned abrasive articles and tools. Carborundum is not on!y a 
wonderful abrasive, it is also asuper-refractory material. Produced 
in the intense heat of the electric furnace, it cannot be melted, 
and possesses an extremely low coefficient of expansion, coupled 
with high thermal conductivity. Carborundum refractory bricks 
inherit the remarkable properties of carborundum combined with 
great hardness and mechanical strength. They withstand the 
highest temperatures, resist abrasion, and do not spall or crack 
under rapid changes of teniperature. Their value in the upkeep 
of high-temperature furnaces is definitely established. Carborun- 
dum refractories include carbo-frax and refrax bricks, muffles, 
cements and firesand. 

WALTER MCGEE & Son, LTD., Paisley, will have on view 2˙5 
and 5 H.P. “ Emool" totally-enclosed induction motors. In size 
and shape this type of motor is similar to ordinary open motors, 
but it is во constructed that the windings and vulnerable parta are 
completely isolated from contact with the surrounding atmosphere. 
The air circulation is obtained from fans mounted on the rotor 
shaft, which force the internal air through a series of tubes spaced 
round the stator, and also the external cooling air through spaces 
cored in the stator, which, striking on the tubes, serves to keep 
the internal air cool. | 


Messrs. ALLOY WELDING PROCESSES, LTD., London, are manu. 
facturers of A.W.P. electrodes to weld cast-iron and all classes of 
steel ; also composite electrodes for depositing manganese and high- 
speed steel for wearing and cutting surfaces. and suppliers of com- 
plete welding plant and equipment. There will be shown in actual 
use a special single-unit motor-generator welding set, the generator 
of which has been specially designed, and has characteristics of 
efficiency which make it small and economical. The motor is of only 
7'5 H.P., which is a point of considerable importance now that the 
power consumption has increased to such a large proportion of total 
working costs, The plant to be shown is designed for a D.C. 
supply, and is specially suitable for tramway and light railway use 
where а D.C. supply is readily available. Mounted on a suitable 
truck and connected to a trolley wire or third rail, the whole plant 
is very portable, and owing to its light weight, can be easily moved 
from place to place. There will also be shown a portable welding 
plant for use on A.C. supplies consisting of a static transformer, 
special reactance coil, and necessary switchgear. Demonstrations 
will be given showing that with A.W.P. electrodes highly efficient 
welding can be done with either D.C. or A C. plant. A. W. P. elec- 
trodes are manufactured in 14 different types to suit all classes of 
iron and steel, and the demonstrations will give visual proof of the 
excellent results attainable on all thicknesses of material. A.W.P. 
electrodes have successfully passed the exhaustive series of tests for 
Lloyd's Register of Shipping, whose approval has been obtained for 
their use on ship construction, Samples of electrodes, welds and 
welded arboles will be on show, together with the actual test 
pieces submitted to Lloyd's Register of Shipping. 

TRE RAPID MAGNETTING MACHINE Co., LTD., Birmingham, 
claims to be the only firm in the British Empire specialising in 
magnetic separators. A selection of four types of separators will 
be shown; probably the most important from the point of view 
of the mineral mining industry will be the " Rapid" (Thompson- 
Davies patent) electromagnetic ore separator for treating feebly 
magnetic ores, such a wolfram-tin, zinc blends, tin sands, magnetic 
sands, corundum, &o. Prior to the war, the manufacture of 
apparatus for such purposes was a virtual monopoly of Germany. 
A feature of the apparatus, which will be shown in opsration, is 
the ease of tuning up, each part of which can be done while the 
machine is working. Delicate setting can be made in a very short 
time, and as the effect of any alteration can be instantly seen, there is 
no time lost in experiments of trial and error. Two machines very 
largely used in the metal trades are the standard type drum 
separator, which will successfully treat a mixture of 99 per cent. 
of iron and 1 per cent. non-ferrous metal, and type B.B., which is 
specially suitable for treating quickly metal containing only a 
small percentage of iron. It is also used largely for removal of 
iron likely to damage crushing and grinding machinery if allowed 
to get intosame. The fourth exhibit will be an electromagnetic 
drum (type H), in connection with which is a patent feed belt 
fitted with feelers, which, becoming magnetised by induction, are 
claimed to add 50 per cent. to the efficiency of the apparatus. The 
firm lista upwards of a dozan types and over 100 sizes, and claims 
that there is no problem amenable to magnetic separation which 
cannot be dealt with by one or other of its different types or 
modifications. 

THE RAWwWLPLUG Co., LTD., London, manufactures a fibre plug 
which obviates the difficulties previously encountered in securing a 
firm fixing into any material. By the use of the plugs fixing can 
be accomplished with far greater efficiency and in one-fifth of the 
time taken by the old method, By means of a steel plugging tce 
or a brace and bit a hole can be quickly made the exact size 
required, and then the fibre Rawlplug' is pushed into position 
ready to receive the screw. The plug expands as the screw is 
turned home, thus ensuring a perfectly firm fixing. It is a labour 
and time-saving device, and resulta in a neat job, the “ Rawlplug ” 
being invisible when in position. They are made in all sizes and 


lengths for use with any screw, The exhibit will include examples 


-fittings or small appliances of any kind. 


showing how the plug сап be. used to advantage in different 
materiala, 'There will be shown different wiring systems fixed 
with " Rawlplugs" on plaster, switchboard fittings. on polished 
slate, and electric light fittings on glass, marble, plaster, Ko. 

THE TELEPHONE MANUFACTURING Co. (1920), LTD., London, 
will exhibit a complete range of automatic intercommunicating 
telephones, from single to 50-line, specially designed to meet works 
and office requirements, Instruments will be shown fltted with 
visual indicatora, round call and secret keys, hygienic mouthpieces, 
&c A speciality is made of the " Laryngaphone " hand set for use 
in boiler shops or other excessively noisy positions. Numerous 
types of acoessories and details, including terminal and junction 
boxes, electric bells, relays, magnetos, &c., will be on view, and 
other specialities will include automatic line-finder telephones, 
“ Mixed" service instruments for use on exchange or private 
lines, and the Laryngaphone adapted to all requirements from 
mine- rescue work to aviation. 

( To be continued.) 


SUPPLY PRESSURES ON ALTERNATING- 
CURRENT SYSTEMS. 


Bv R. J. H. BEATY. 


ON reading a report of the discussion on Mr. Gillin's I.M.EA. 
paper, I was pleased to note that Mr. Wordingham advocated a 
supply pressure of 50 volts for domestic and other small 
appliances, because that is precisely what I have been advis- - 
ing my friends for the last 17 years. 

Nothing retarded electric lighting more than the advent 


of the tramcar, followed by the misguided eagerness with 


which many engineers in this country hastened to advise al 
and sundry that the ideal pressure for a 30-watt lamp was 
exactly half that which had been found most ‘suitable for 
driving a tramcar. 

Of course the D.c. men had a very good reason for this 
camouflage, but unfortunately the А.С. men followed fashion 
rather than reason, and gave away their birthright. 

The 200-volt carbon-filament lamp was never a success. 
It blackened early in life. The candle-power gradually 
went down and the watts went up. The 100-volt lamp was 
better, but the 50-volt was better still. 

We all remember how the early metal-filarment lamps 
had to be run two in series on 200-volt circuits, and how - 
we were assured that a 200-volt lamp would soon be pro- 
duced. It was; at a higher price, with lower efficiency and 
shorter life. The gas-filled lamp is at a still greater dis- 
advantage on 200-volt circuits. | 

Small single-phase motors of the commutating type would 
be cheaper, more reliable, and more easily repaired if wound 
for 50 instead of 200 to 250 volte. "Take the Dictaphone. 
motor, for example; it is wound for 20 volts, so when it ig 
used on a 250-volt circuit, 20 volts are utilised and the odd 
230 volts are dissipated in the resistance. “a 

200 volts is not a safe pressure. It is more than 20 
years since a youth was killed through larking with a lamp 
bracket іп а lavatory. The excuse was made that: He 
must have had a weak heart, and the floor was unusually 
damp.” There have been similar cases since, but surely 
the industry is now во well established that we can afford 
to drop these weak excuses and face the facts. 

There is no need to have a dangerous pressure on lighting 
The use of a 
compensator or auto-transformer does not ensure safety. It 
is far better to use a double-wound transformer and have 
the house wiring, or, at any rate, the sub- circuits, entirely 
insulated from the mains. 

Where the distributing mains are at 440 volts, three-phase, 
single-phase lighting transformers should not have their 
primaries wound for 250, but for 440 volts, so that no 
connection need be made to the neutral wire, and therefore 
it can be dispensed with, thus saving 25 per cent. of the 
copper. But with the introduction of low-pressure trans- 
formers and the abolition of the fourth wire, the distributing 
pressure could be doubled, so that we could supply the 
same power with three-eighths of the copper now used, 

I suggest that the medium-pressure mains should have a 
phase voltage of 500, corresponding roughly to 870 line 
volts. This pressure is suitable for motors of from 3 H.P. 
to 1,000 H.P., and is approaching the limit beyond which it 
is advisable to break away from the methods of construction 
usual with low-pressure motors, | 
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Induction motors of between 5 н.р. and } H.P. should be 
wound for 87 line volta, and supplied from a three- 


delta-star transformer, which could also supply the lights 


from phase to neutral, as shown in fig. 1. 

Supply suthorities now sti that these small motors 
must be protected by oil-switches fitted with automatic 
devices costing as much as the motors; so, on existing 
systems, if one has a few small motors it pays to step down 
to а lower voltage, and substitute triple-pole switches and 
fuses for the expensive automatics. , 

Motors of more than 1,000 H.P. should be wound for 
connection to the high-pressure mains. High-pressure 
voltages appear to have been chosen at random in the pasty 
ав there are at least six different in use in this 
country between 5,000 and 10,000-line volts, all of which 
represent odd figures for the phase voltages, and there would 
a to be no reason why а round figure of 5,000 phase-volts 

ould not be adopted for new schemes. This gives 8,700 
line volts and 15 K.v.a. per ampere. The high-pressure 
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transformers for use with the scheme outlined above should be 


wound for star-star connection, and to obtain sound reliable 
articles, sizes smaller than 15 k. v. A. should be avoided, 
and the number of tappings kept down to the minimum. 
On large extra - high - pressure transformers connecting 
feeders to the high-pressure mains there should be no tap- 
pings at all. Where variation is necessary, it should be 
obtained by means of separate boosters. 

Based on the above considerations, the following defini- 
tions may be s :—Low-pressure, not exceeding 50 
volts to earth; medium- pressure, not exceeding 500 volta 
to earth ; high-pressure, not exceeding 5,000 volts to earth ; 
extra-high-pressure, exceeding. 5,000 volts to earth. 

The once fashionable pressure of 2,000 volts is not likely 
to be much heard of in the future. It is high enough to 
necessitate special insulation of cables, transformers and 
motors, and too low to transmit any considerable amount of 
power. 


A DOUBLE-ANODE VACUUM-TUBE 
А.С. RECTIFIER AND WIRELESS 
TRANSMITTER. 


By JOHN SOOTT-TAGGART. 


THE following description of a novel full-wave rectifier of 
alternating current may be of interest. A single highly- 
exhausted vacuum tube (fig. 1) contains two cylindrical 
anodes, 7 and 6, which surround a common filament 1, 
which is heated to incandescence. The structure shown is 
particularly applicable to high-power valves, and more 
simple tubes are made of small powers and for use in 
receiving circuits. The source of current to be rectified 
causes the potentials on the anodes to be of opposite sign 
at any given moment; consequently, the flow of electrons 
from the filament passes to each anode in turn. 

Fig. 2 illustrates a practical arrangement for converting 
А.С. into high-voltage p.c. A source of А.С. feeds the 
primary 16, of a step-up transformer having two secondaries 


6 and 7, which have a common point joined to the 
filament 3, which may conveniently be heated by a.c. 
through a step-down transformer 2. The ends 12 and 14 
of the windings 6 and 7 are connected to anodes 13 and 15 
respectively. Instead of two separate secondary windings, 
only one may be used, and its middle point connected to the 
filament, the ends being joined to the anodes. The high- 
voltage alternating potentials in the secondary windings 
cause, say, the anode 13 to be positive with respect to 8. 
An electron current flows to 18, and vió 6, charges up а 
reservoir condenser 10, which may have a capacity of several 
microfarads. Across this condenser is connected the load 11, 
which in wireless telegraphy and telephony is usually the 
anode circuit of a transmitting valve. Meanwhile the cylinder 
15 isnegativeand attracts no electron current. When the next 
half cycle comes along, conditions are reversed ; the anode 
15 is now positive, and a current flows to 15, through 7, 
and charges up 10 in the same direction as before. "Thus, 
full-wave rectification is obtained, and both half-cycles are 
utilised. The current drawn from the condenser 10 is 
practically pure direct, current, the ripple being very small 
indeed if 10 is large and the current drawn from it is 
small. A system of chokes and condensers may be used, 
but is not usually necessary. 


Ета. 1. FIG. 3. 


It is found that practically the whole of the electron 
current from the filament passes to the operative anode ; 
consequently almost half the filament current normally used 
in other arrangements is saved. The vacuum is identical 
for both anodes, and the pumping, construction, and final 
cost, is considerably cheaper than in the case of two single- 
anode rectifiers. | 

The third figure shows а continuous wave generating 
valve circuit. The valve of fig. 1 now has a single grid 
common to both anodes, and this grid may be used to 
control the current passing to whichever anode is operative. 
The rectified current is made to pass through the 
inductance 15; the grid oscillatory circuit 17 is connected 
across grid 16 and filament 8, and air choke coils 10, 14, 
and 11, are intended to protect the transformer 5, 7, 8. 
The condensers 21 and 22 are to by-pass the high- 
frequency current generated, and algo to improve the power 
factor of the transformer 5, 7, 8; other features of the 
arrangement are shown in the figure. In this manner fairly 
pure continuous waves may be produced with a single valve 
and an A.C. supply. 

Apart from these uses, the two t of valve mentioned 
have numerous applications in wireless reception and tele- 
phony. The writer is indebted to the Edison Swan Electric 

„ Ltd. (which has purchased the British patent rights) 
for permission to publish the above details, 
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ELECTRICITY IN THE GERMAN ARMY. 


By Major Т. 


Tue following notes are the result of the examination of 
prisoners, documents, power lines, and depots in Northern 
France and Belgium by the author, and are published by per- 
mission of the Controller of H.M. Stationery Office :— 


In technical matters attention to detail must be one of the 
almost invariable factors for success, and this applies with 
special force to military technology. If one nation can obtain 
the same technical result with simple apparatus or by methods 
which cost one half or а third of the man power, money, and 
time to carry out that another nation takes, the former will 
have a great advantage both during and after the war which- 
ever side ultimately wins. 

It is easy to demand elaborate appliances which are difficult 
to produce during war, and which may arrive too late to be 
of use. An officer or man who can obtain results good enough 
for the actual conditions with apparatus improvised from local 
or easily obtainable materials or items shows his capacity for 
the work on hand. 

Details have, therefore, been given to show what has been 
done under the difficult economic conditions due to the almost 
complete lack of copper and rubber and the existence of very 
limited quantities of coke-oven benzol in lieu of petrol. 

There have been apparently no epoch-making discoveries 
during the war with regard to electric power works, and some 
of the work done and methods used cannot be considered free 
from criticiam. Both the Germans and the French have 
shown under peculiar conditions what can be done with simple 
appliances by those who have sufficient technical training and 
what might be termed technical pluck. 

Policy.—Information obtained in Germany before the war, 
and the examination of prisoners and machines, show plainly 
that on the outbreak of hostilities the German General Staff 
was fully alive to the use of electric light and power as an 
aid to warfare, and had collected before the war a large 
amount of useful information regarding electric power systems 
in France. Soon after the advance in 1914-15 a general elec- 
trical survey took place, and a beginning was made with the 
collection of electrical apparatus for the use of the army or 
for munition and general industrial work in Germany. 

At first the power stations were left in the hands of the 
owners, but as soon as the situation regarding lubricating oil, 
liquid fuel, rubber, and copper began to get serious, the power 
stations, especially in forward areus, were placed under seques- 
tration and worked largely with civil labour under military 
direction. Among the first large power systems to be utilised 
was that of the Cie. Electrique du Nord, whose main lines 
at 45,000 volts reached from Pont-a-Venden, near Lens, to 
Beautor, via Douai, Cambrai, and St. Quentin. 

The main line apparently proved so satisfactory that when 
the economic situation necessitated the utmost utilisation of 
the power stations throughout the occupied area, it was 
decided to use 45,000 volts for the pressure of the main inter- 
connecting power lines in the north of France. At first the 
armies worked to a large extent on their own account, but the 
variations of army and lines of communication areas, and the 
existence of so many inter-area power lines, made some form 
of central control absolutely necessary. 

At first it was assumed that the smaller local stations could 
supply most of the requirements for electric power, and at 
the time when textile and other factory machinery was being 
sent back to Germany a quantity of generating plant, such 
as steam turbines and boilers was taken up. One set of turbine 
machinery was sent as far as Constantinople, and other plant 
to Austria. It was found later that demands for power in the 
occupied area exceeded previous anticipations, and, further, 
owing to the shortage of liquid fuel and gas coal. electric 
light had to be supplied to а number of towns and villages 
for both civilian and military purposes. In many instances, 
especially in Belgium, Communes were induced to pay the cost 
of special high-pressure branches, transformer stations, and 
low-pressure distributions; the facilities thus paid for were 
then used by the Germans for hutment and other lighting to 
the greatest extent. 

Owing to this demand it became necessary to utilise the 
large power stations to a greater extent than before, and the 
Increasing danger from aircraft attack made it very desirable 
to link up the main power stations to render mutual assist- 
ance and to enable them to work with the greatest economy. 
The loss of Vimy Ridge, which necessitated the shutting-down 
of Henin Lietard, and the French advance to the neighbour- 
hood of the power stations at Beautor, made such linking-up 
imperative, and by the end of 1917 an extensive system of 
45.000-volt mains was in use or under construction connecting 
Lille (Croix Wasquehal) with Valenciennes, Jeumont, Hirson, 
St. Quentin. Laon, and Charleville. The smaller power stations 
at Ostend. Bruges (steel works), Zeebrugge, Courtrai, Zevene- 
ghem. and elsewhere, were connected by overhead mains at 
15.000 volta, inter-connecting transformers being placed at 
snitable points. auch as Flines-les-Raches and Bruges, so that 


the svstem at 15,000 volts could supply one at 10,000 or 5,000 
Or vice versa. 


RICH, O.B.E. 


When the Germans advanced in March, 1918, steps were 
immediately taken to reconstruct the lines to Bapaume and 
elsewhere, and quantities of stores were ordered and delivered. 
Large reserves of stout poles, steel cross arms, and aluminium 
cable were collected at the main depot at Jeumont suitable 
for the bridging of the devastated area. During the retirement 
in the end of September and October very large quantities 
of stores were removed from power stations, sub-stations, 
depots, and dumps, and placed on rail and barge, and long 
lengths of power line were dismantled. The special efforts 
made everywhere to salve electrical materials and apparatus in 
the face of great transport difficulties proves the extent to 
which the German General Staff recognised the importance of 
electric transmission as ап aid to warfare. 

French inhabitants, on whom troops were billeted even in 
front areas, say that the electric light was in general satisfac- 
tory, although in places no aerial cable could stand against 
the artillery fire which was ultimately experienced. Inhabi- 
tants and civilian electricians have stated that the power 
supply in back areas proved satisfactory. The examination of 
EUM MGR log books shows that the supply was reasonably 
reliable. 

Organisation.—The electrical units were developed primarily 
to take charge of lighting and power installations and captured 
apparatus in army main areas and lines of communication, and 
to give technical advice to the troops in forward zones regard- 
ing the use of electricity for tactical Бев such as mine 
lighting, ventilation, and pumping, well boring, trench pump- 
ing, and concrete mixing. A certain amount of non- 
electrical machinery was handled by these units. They were 
known ав Starkstrom (strong current) units as distinguished 
from Schwachstrom (weak current) telephone and telegraph 
units. The organisation was very similar to that of signals in 
the British service, the men wearing special badges, and 
authority was given to them to enter any building wher 
light and power was officially or unofficially installed. | 

One Abteilung or battalion was allotted to each army. In 
general oldish men were used, but no age limit was fixed 
for good tradesmen. : . | 

A certain number of French and Belgian prisoners were 
returned from Germany to areas where they had local know- 
ledge, and in а few cases were allowed to live in their homes 
in order to assist in the maintenance of high and low-pressure 
power and lighting systems. A certain amount of civilian 
labour, mostly unskilled, was used in repair shops in back 
areas; for such work as accumulator repair a number of women 
were employed. 

Owing to the fact that the army had first call on skilled 
tradesmen, and trade unions did not apparently interfere with 
the supply of electricians and other workers, the senior tech- 
nical non-commissioned officers seemed to be, as in the French 
Army, a high-class lot of men. Many of them were foremen 
electricians, and some of them branch managers or partners 
in wiring and contracting businesses. Judging by the nature 
of the drawings found and works carried out, competent 
draughtsmen and designers were attached to the electrical 
services. : 

The work done by Electrical Units was on a territorial 
basis; large and small detachments were detailed for towns, 
dumps, and groups of villages. Each detachment had a small 
depot. The maintenance of main and subsidiary power lines 
was split up among the detachments. Small areas were under 
the control of non-commissioned officers. Periodical reports 
and certificates had to be forwarded through company head- 
quarters regarding maintenance of power lines and state of 
lighting and power installations in the sub- area. 

The close liaison which must have existed between the 
financial and commercial firms, the German War Office, the 
General Headquarters, and the officers commanding the tech- 
nical troops is shown by the quantities of electrical machinery 
and apparatus, high and low-pressure cable, and other material 
specially collected and sent to Germany, and the protection 
given to certain undertakings which owed money to firms 
such as the Siemens and Halske Co. | 

Systems in Use.—AÀs a general rule except in the forward 
zone the system and low-pressure voltage used were those of 
the supply companies in the areas occupied. 

In the first two years of the war a good deal of 3-phase cur- 
rent was used for lighting and other work in the forward 
2.000-metre zone. At one time a considerable amount of 
3-phase lighting was used by taking single-phase branches 
into dug-outs, sometimes with the use of earthed returns to 
the neutral point. | A 

The development of trench telephones and the use of listen- 
ing detectors made the use of this system in some places 
very inconvenient, so in a number of forward areas D.C. at 
110 or 220 volts was used, supplied from benzol engine sets 
or motor generators, the latter being frequently supplied 
through buried cable. and also used to charge accumulators 
for trench lighting. As a general ruie the use of small petrol 
engines was reduced to an absolute minimum, and every effort 
made to utilise existing systems. | 
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In most parts of northern France and Flanders 3-phase 
current at 50 periods is customary, although in Mons, Tournai, 
and a few other parts of Belgium 42 periods is found. The 
high-pressure voltages in use are mostly 5,000, 10,000, and 
15,000 volts. The power line extensions made into new areas 
were mostly at 15,000 volts, this being considered the highest 
pressure at which detailed distribution could be made with 
inexpensive apparatus. In France the low-pressure voltage 
was usually 110-120 volts to neutral and 190-220 volts across 
phases. А pressure of 220-380 volts was being developed in 
Belgium especially in quiet sectors. By the use of induction 
motors with wound rotors, the same machine could be used 
on either of the above voltages, and practically all the new 
German 3-phase motors found were wound for use with either 
of these two pressures. 

Store Depots and the use of Captured Plant.—A number of 
main and subsidiary depots were arranged for handling elec- 
trical plant and apparatus. Factories in the north of France, 
and to a smaller extent in Belgium, were systematically 
stripped of their electrical and steam plant. Manufacturers’ 
and agents' stocks were packed and listed, and the whole 
fórwarded to collecting stations, where they were numbered, 
sorted, tested, repaired, and then sent into a special depot 
for issue. any out-of-date or otherwise useless machines 
were broken up for the sake of the copper, brass, and cast- 
iron they contained. | 

Although most of the large electrical manufacturing con- 
cerns ib France are found in Paris and outside the invaded 
areas, electrical factories which existed, such as the Thomson- 
Houston factory near Lille, and the Ateliers de Constructions 
Electrique du Nord et de l'Est at Jeumont, were used for 
electrical repair works. | 

Up to the end of 1917, with the exception of apparatus 
required for the newer sections of the 45,000-volt lines, the 
bulk of the transformers, motors, and general heavy apparatus 
used was that taken or requisitioned from the occupied area. 

The requisitioning, numbering, and listing of French and 
Belgian machines was most carefully done, the numbers had to 
be quoted on stock lists and railway way-bills. According to 
correspondence, machines were at times examined to see that 
these numbers were in order. Owing to this care it has been 
possible for the French and Belgian factory and power-station 
owners to trace and recover quantities of electrical and other 
machinery from dumps in France, and also from factories in 
Germany and Austria. 

Electrical Stores, Indoor Wiring and Substitute Materials.— 
The accessories used by the Germans did not differ materially 
from those customary in civil life; preference was given to 
simple and inexpensive patterns. Quantities of more expen- 
sive French fittings captured in 1914 remained in store unused. 
French fittings were used to a large extent, and German 
makers of French pattern fittings forwarded their stocks on 
hand to army authorities for use on the Western Front. When 
these stocks of completed fittings were exhausted a number 
of porcelain parts of French pattern were fitted with galvanised 
contacts and conducting parts. 

It was found that some of the contacts and connections made 
of iron inside low-pressure fittings had been badly galvanised, 
the process used being apparently electrodeposition. The 
wiring used was done on cleats апа knobs, but а certain 
amount of work was done in Bergmann paper-lined steel tubes. 

The manufacture of wire and cable from substitute materials 
began at an early date. Stranded iron, zinc, and latterly 
aluminium was used for low-pressure insulated conductors. 
One difficulty with iron conductors lies in the small size 
of the contacts usually found in fittings, and the comparative 
stiffness of the insulated conductor, which is liable, when care 
is not used, to cause short circuits in fittings. Some of the 
iron of the insulated conductors was of poor electrical quality, 
giving a resistance ten times that of copper. Some of it was 
specially soft, giving a resistance of six to seven times. Lamp 
flexibles were made with iron wire. 

Owing to the absence of rubber, oiled paper, bitumenised 
paper, and bitumen compound were used for insulation. A 
cellon tape was used with paper-insulated cables for jointing. 
Some of the iron cable had very poor quality insulation, con- 
sisting of one layer of paper and braid. The Germans, like 
the French, apparently made no attempt to use a high-grade, 
expensively-insulated wire for cleat and knob wiring in huts 
and offices, looking upon the covering largely as a mechanical 
protection. Owing to the absence of jute, impregnated 
stranded paper was often used for braiding. 

According to prisoners, little difficulty was experienced 
through the use of low-grade insulated wire. 

A considerable quantity of 10-mm? (about 9 S.W.G.) solid 
aluminium wire was found paper-insulated, lead-covered with 
bituminised jute and paper sheathing. This was apparently 
used for lighting dug-outs in trenches, and it has been stated 
by a prisoner that the lead sheath was used for the return 
circuit. A number of drums of 50-mm'. 19-strand iron cable, 
with paper insulation, was found. This was first used on 
1.500-volt electrified barbed-wire circuits, and later was used 
to a certain extent for general wiring work. 'The use of iron 
for motor and similar connections led to a heavy drop in 
voltage. | 

Electricity meters were rarely used; civilians were usually 
supplied with light on a fixed price per lamp per month. 


(To be continued.) | 
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ELECTRICALLY GUIDED SHIPS. 


Ir is now common knowledge that during the late war the 
British Admiralty made use of the electric leader cable for 
the purpose of guiding ships through narrow channels or along 
dungerous coasts. It is obvious that, with the aid of a sub- 
merged cable along which electrical signals are sent, ships may, 
in times of war, be guided safely through mine fields; or on 
the other hand, in more happy times of peace, the method 
would render ships independent of pilots and would enable 
any vessel to enter a dangerous harbour in the thickest fog, 
Or 2 very dark nights, without any previous knowledge of the 
locality. 

What appears to be the first post-war application of the 
method was the subject of the announcement in March 
last, that the Admiralty had installed a leader cable 
in the approaches to Portsmouth Harbour. The cable, which 
is an arinoured one, lies at the bottom of the fairway, the land 
end being connected with an alternating source of supply. In- 
terruption of the current corresponding to prearranged signals 
of the Morse code conveys to ships fitted with the necessary 
receiving apparatus their position in the fairway to within 
500 yards oi either side of the cable. 

Early in August the United States Navy Department an- 
nounced its intention of testing the method in guiding ships 
up the Ambrose Channel into New York Harbour. It is pro- 
posed to utilise а cable about 16 miles long, connected to a 
500-Cycle alternating-current source of supply, the indications 
of which, it is believed, will be picked up by all vessels within 
half a mile. The cable is to be laid on the bottom of the har- 
bour from Fort lafayette, on the Brooklyn side of the 
Narrows, near Fort lluinilton, out to the Ambrose Channel 
lightship. In foggy weather shipping is at present piloted up 
to the lightship by means of five wireless direction-finding 
stations situated at different points in the harbour. 

The French Navy also fully appreciates the advantages 
of the electric submarine cable for fucilitating navigation in 
thick weather, and on August 21st, M. Landry, Minister of 
Marine, witnessed experiments that were conducted off the 
coust of Brittany. 

From what has been said, it will be readily appreciated that 
the leader system is likely to prove of very valuable assist- 
ance to navigators of ships when low visibility prevails. It 
will do much to increase safety and efficiency at sea. In the 
past many vessels have been lost for the lack of means for 
sufficiently accurate guiding in dangerous channels and in fog. 
Moreover, vessels are often held up for considerable periods 
of time at harbour entrances; for instance, at New York, 
Where the financial cost for delay may amount to as much as 
4500 per hour for a single ship. It is believed that re- 
occurrence of such losses may be greatly minimised, if not 
altogether prevented, by the leader ’’ system of pilotage. 

Obviously the exact types of cables, instruments, and signals 
used would vary with local conditions and resources, but it 
is fairly clear that the cost of the installation would be amply 
repaid in a very short period by the time saved by vessels in 
foggy weather, freedom from accident, &c. 

The signals are picked up by means of detector gear fitted 
in the bottom or at the sides of the ship, and are rendered 
audible or visible as the case may be by telephone or galvano- 
meter attachments. The strength of the signals being kept 
at the muximum indicates to the navigator that the ship is 
following the proper course; the signals can also be во 
arranged as to give the distance from either end of the 
channel. There would, of course, be separate cables for in- 
going and outgoing traffic. The signal-carrying conductors 
may be installed along the sides or at the bottom of the 
„ the latter position would probably be the more prac- 
tical one. 

The following data relative to the subject under considera- 
tion were abstracted from the Journal of Electricity and the 
T. ФТ. Age. 

The ship receiving device may consist of a coil of wire on an 
iron core attached to the bottom of the ship with the core 
athwartship for receiving from a submarine signal wire or 
vertically to the side of the ship for receiving from a wire 
parallel to the channel. Where conditions will permit, the 
signal may be the spoken word In '' for the inbound 
channel and Out for the outbound channel. If desirable 
and conditions permit, different frequencies of alternating cur- 
rent тау be impressed on the guide conductors, one fre- 
quency for inbound and one for outbound. These signals may 
be picked up by both telephones and a signal-strength-indicat- 
ing device, as for example, a sensitive ammeter or galvano- 
meter їп a circuit resonant to the frequency of the current im- 
pressed on the guide conductor. With two or more such in- 
dicating devices the relative strengths of the fields of the in- 
bound and outbound signals and the relative strengths of fore 
and aft and athwartship fields may be ascertained. Also by 
controlling the strength of the signal in accordance with the 
distance from a given point, for example, by earthing a portion 
of the current through suitable resistances at fixed distances 
from the source of supply, the strength of signal would be 
relative to the distance from that source. Such indications of 
strength of signal relative to the source of supply (e.g., the 
dock) and relative to the inbound and outbound signal con- 
ductors, and relative to the angle the ship makes with the 
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signal conductor, offer the means for*a comparatively high 
degree of accuracy in steering the vessel clear from danger. 

A further complexity of circuits may be provided which will 
afford sufficient accuracy in certain places, for example, the 
guide may consist of several conductors in one cable, the con- 
ductors being of several suitable lengths and suitable speech 
currents being impressed on them. For example, one con- 
ductor could carry a speech current which says periodically 
One mile in," while the next in length would say Two 
miles in," and the outbound signal wire in that vicinity 
might say Nine miles out." ‘lhe ship's receiving circuits 
may be arranged fore and aft and athwartship in such manner 
as to indicate whether the ship is approaching the signal con- 
ductor or leaving it or is parallel to it or at some angle to it. 

Structural conditions of ships, channel conditions, financial 
and political conditions have their bearings on what structural 
arrangements would be best to carry out the method. For 
example, in New York harbour it would probably be practi- 
cable to provide all possible refinements and strong accurate 
signals which could be followed both by vessels equipped with 
simple and by those with more expensive and more highly 
accurate apparatus. | 

In the long passages in Alaska it may be practicable and 
sufficient for the present to follow the army cable lines. This 
may be made possible by picking up the telegraph signals and 
guide signals which might be supplied by the army at intervals 
between telegraph signals. 

To do this is more difficult than would be the case if the 
cable were made for directing purposes, because Army cable 
currents are weak and the cable is covered with a sheath con- 
taining iron. Also, the resistance, inductance and capacity of 
the long cables limit the quantity and kind of signals that may 
be impressed on them. 

However, there are several ways which can be used as may 
be necessary to-pick up the weak cable signals, although they 
are in an iron sheath. 

For example, the pick-up circuit (which can be relatively 
small) may be lowered from the ship to near the bottom and 
maintained in the same relative position to the ship; also pre- 
scribed frequencies may be used on the cables and tuned 
receiver circuits, and very weak currents may be amplified. 
The receiving circuit may include a coil virtually wound 
around more or less of the hull. One coil could be wound in 
& fore snd aft plane and another in athwartship. plane, or a 
115 or coils inside or above the hull, depending on practic- 
abi ity. ъ 

Portions of the guide conductor may be enclosed in iron for 
reducing the signal strength at desired points or for desired 
sections. Such arrangement might prove desirable for certain 
of the conductors where several conductors are used. One 
conductor might have the words Port ninety for a sharp 
turn, and be in iron beyond the turn. It may be desirable to 
make the incoming and outgoing guide conductors into a 
circuit, instead of having an earth return for each, or it may 
be desirable to have а common metallic return conductor for 
both. The return conductor might be bare wire. Some con- 
ditions might permit the use of а bare wire conductor on shore 
on insulators with a return bare conductor circuit under water, 
the bare conductor being of such low resistance that it would 
be the principal current path, and so serve as а guide, cheaper 
than where under-water insulation was used. 

The signal current in the conductor along the channel may 
be like that in the antenna of a radio transmitter, and the 
radio receiving outfit on shipboard may be used to receive it, 
using а regular antenna or а coil. Also, the coil might be 
revolvable on its axis so that it could be turned to pick up the 
signal and then the boat turned so that it had the proper 
fore and aft position relative to the coil, and, therefore, was 
headed right in the channel. 

At this date it is hard to say what is the most practical 
arrangement to use. It may be best to make the best direc- 
tion control apparatus irrespective of the radio apparatus, and 
leave the latter free to handle other things. 

A wave-length of 15,000 m. probably could best be impressed 
on a submerged insulated wire about 3,000 metres, or two 
miles long if the wire was earthed at the one end, probably 
the end near the transmitter generator. 'That frequency pro- 
bably would do well in even longer wires or a succession of 
wires one mile long inductively or otherwise coupled at the 
ends, in which case the ship in passing over the points of 
coupling would note differences every mile, which would be 
used as a measure of distance and further contribute in the 
matters relative to location. All things considered, possibly 
the most practicable form for common service would include 
9 standard frequency for all ocean-going vessels and for all 
ports of, say, 750 cycles, and enough current in the signal 
circuit, sq that the receiving circuit would not necessarily in- 
clude anything but a revolvable coil on top of the pilot house 
& fixed condenser and a pair of 'phones with an indicating dial 
and coil-turning handle in the pilot house. | 

Such a frequency is applicable to quite long wires, and long 
wires might be required in some places. Also, such a 
End frequency and current can be fairly easily obtained 
rom a dynamo and maintained with very small percentage 
Yariation. And such a receiving coll and condenser and 
phones can be maintained comparatively constant. Sinusoidal 
current and the frequency of 750 or 1,500 would serve to cut 
out some interference, those frequencies being different from 
ihe commercial 60 cycles, radio generator 500 and 1,000 cycle 


frequencies, and sufficiently different from cominon motor and 
dynamo commutator and field frequencies. The average ear 
is probably most sensitive to about 750 cycles, but quite sensi- 
tive to 1,500 cycles. 

Special vessels (e.g., ferries) which do not use regular 
channels, probably should be provided with additional special 
frequencies. On the Alaska cable route special very low fre- . 
quencies, perhaps twenty cycles or less, would be more prac- 
tical. It might be found that the longest Alaska cable run 
e a minimum impedance for a frequency of four cycles or 
ess. 

The theory of the magnetic field surrounding an immersed 
cable when carrying an alternating current is of interest, and 
was dealt with in the Revue Générale de VElectricité for 
December 20th, 1919. Also some results of an investigation 
of the magnetic field in the neighbourhood of the surface of 
the water covering a cable carrying alternating currents of 
various frequencies, which was made in 1918 by the Under 
Water Signalling Section of the Kiel Torpedo Jnspection De- 
partment of the German Navy, were given on p. 691 of our 
issue of May 28th last. An article on the same subject by Mr. 
a NOUIS, B.Sc., appeared in our issue of August 

th, Я . 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Single-phase Meters on Balanced Three-phase, Three-wire 
Systems. : 


With reference to my letter which appeared on page 138 of 
your issue of July 30th, there was a clerical error in the last 
paragraph, which should read as follows :— 

For indicating instruments, however, which simply have 
to show the power being absorbed at the: moment, а single- 
phase instrument, owing to its simplicity of connections, is 
often to be preferred. For indicating the power consumed by 
a large motor, for example, there is no objection to a single- 
phase instrument being used.” | 

C. C. Garrard. 


Witton, Birmingham. 
August QTth, 1920. 


The So-called Half-watt Lamp. 


Lamp manufacturers have now brought on to the market 
two new sizes of gas-filled lamps (so-called half-watt ’’) 
these being 100/130 volt, 40-watt, and 200/250 volt, 60-watt. 
The price list of one of our leading manufacturers prints these 
new sizes in red, and in defining the half-watt type lamp 
points out that the consumption is approximately 0.5 watt 
per C.P. 

There is no doubt that the public in general, and the 
majority of those more intimately associated with the electrical 
industry are under the impression that the half-watt type 
lamp does give approximately 2 C.P. per watt. This absolutely 
false assumption is most damaging to the electric lightin 
industry, as it 18 sure to result in the indiscriminate use o 
these gas-filled lamps, particularly the above-named low-wat- 
tage ones. 

The fault lies in the fact that the metal filament and half- 
watt type lamps are rated in watts, and are not sold under 
any guarantee as to the amount of light they emit. 

The new unit of light rating for lamps, the Lumen, 
expresses in an accurate way the value of the total light flow 
(in all directions) frora a lamp, and is the amount of light 
which will illuminate one sq. ft. of surface to the intensity 
of one foot-candle. The Lumen therefore should be used as a 
basis for the comparative efficiencies of Jamps. _ 

. Utilising data from manufacturers’ lists, I find the follow- 
ing :— 
"200/250 VOLT. 


METAL FILAMENT. HALF-WATT ТҮРЕ. 


Lumens Lumens 
Watts. Lumens. per Watt. Watts. Lumens. per Watt. 
20 147 135 60 620 10°26 
60 515 8'60 1,500 26,000 17:33 


The number of lumens per watt of the 1,500-watt half-watt 
lamp is 69 per cent. greater than in the case of the 60-watt 
of this type, but despite this, the manufacturer's price list 
from which these figures are taken, heads the schedule with 
the definition of efficiency quoted above 0.5 watt per C..“ 
If one is half-watt the other is not, that is very obvious; but 
as а matter of fact neither is. | | 

Now we come to the most interesting comparison: 'Th 
60-watt metal-filament lamp costs 3s. 6d. and emits 515 lumens, 
whereas the 60-watt '' half-watt type lamp costs 7s. 6d. and 
emits 620 lumens; an increase therefore in lighting efficiency 
of 90 per cent. only (not 100 per cent., as is generally sup- 
posed) for an increased cost of no less than 114 per cent. Also 
the life of the half-watt lam] is considerably less than that 
of the metal-filament type. О 
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There are undoubtedly cases, mostly in domestic house 
lighting, where these new low-wattage lamps will be found 
beneficial if not quite во inexpensive as the metal-filament 
lamp, but speaking in general terms and for industrial work 
in particular, the new low-wattage half-watt type lamps are 
not а sound proposition commercially, that is to the user; to 
-the manufacturer it is doubtless otherwise. 

THe concentrated nature of the filament gives one the 
impression that the half-watt lamp is a very powerful one, and 
few would as а result of a practical demonstration believe, 
without further evidence, that the 60-watt half-watt gives 20 
per cent. only more light than the 60-watt metal, but as per 
manufacturers’ price lists it is so. 

Ав one interested in the contracting business, I protest 


against the issue of such misleading information in makers'. 


price lists, as it is quite difficult enough to educate the user 
in matters connected with illumination without having to 
contend with such false definitions as: A half-watt type 
lamp consumes 0.5 watt per C. P., when it does nothing of 
the sort. 

E. W. D. 


August 30th, 1920. 


Power Factor. 


Again we are treated to a dose of power factor by Mr. C. 
Turnbull viz., in your issue of August 27th, and as he en- 
larges on the desirability of frankness in criticism, perhaps 
I may be permitted to be perfectly frank. 

Mr. Turnbull reiterates his horrible analogy about the man 
going to the bank where he does some very wonderful jug- 
glng with cheques, but now goes one worse by quoting as 
ап analogy the case of a compressor driven by a D.C. motor 
which does no useful work, although it expends a considerable 
amount of power (actual power, not apparent power) to the 
extent of perhaps 28 or 80 per cent. of the total output of 
the compressor, this being absorbed in efficiency losses of 
the motor running as а motor and dynamo respectively, and 
also of the compressor itself. This further analogy is absurd 
in the extreme as the motor in question would actually absorb 
a considerable amount of useful current, and to compare this 
to apparent power or wattless current would only lead the 
consumer into further difficulties in trying to understand this 
dificult problem. Again, Mr. Turnbull says that a large 
consumer may take 1,000 к.у.л. of wattless current without 
paying for it, which I think is absurd, as obviously a con- 
sumer would not be taking 1,000 k.v.a. of wattless current 
unless he were taking а considerable amount of true energy, 
in this case to the extent of perhaps 3,000 kw., and it stands 
to reason that the supply authority in negotiating rates for 
supply will have assumed a reasonable power factor, say, 
80 per cent., and will have based its rates accordingly, so that 
. а large portion—perhaps the whole—of this 1,000 k. v. A. watt- 
less 18 actually paid for. . 

Mr. Turnbull goes on to say in regard to synchronous motors 
that it may happen that the running of a large synchronous 
motor at leading P.F. may do so much to reduce the load 
on the system that it would pay the supply authority to supply 
energy free to the consumer who had it.” 

Let us take an example :— 

À synchronous motor with an input of 900 kw. is made 
to run with 0.7 P.F. leading (to run with higher leading power 
factor is usually not sound commercially), i.e., the wattless 
leading component of the load is approximately 200 K. v. A., the 
total input of the machine being 286 k. v. A. at 0.7 P.F. leading. 
This machine, therefore, would be able to correct the power 
factor of 256 K. v. A. of industrial motor load at 0.7 P.F. to 
unity P.F.—a saving in demand of 86 k. v. A. Even under best 
conditions the saving would not be more than approximately 
100 K. v. A. 

This reduction of 100 K. v. A. is worth to the supply authority 
about £4 per K.v.4. per annum, or £400, whereas the syn- 
chronous motor, even with 20 per cent. load factor, would 
consume approximately 350,000 units per annum, which at 
Id.=£1,460. The supply authority, therefore, would be the 
losers by the difference, i.e., £1,060 per annum. It is evident, 
therefore, that Mr. Turnbull has not sufficient knowledge of his 
subject, or imagines that supply authorities are philanthropic 
institutions. 

The analogy of the man on the ''push-bike " leaves me 
speechless. | 

The crux of the whole thing is that Mr. Turnbull has got 
hopelessly mixed up between power and apparent power, as 
he refers to both as power in his analogies and elsewhere, 
and instead of helping to elucidate the problem, his efforts, 
as far as I am coneerned, lead entirely in the other direction. 

All this about sausages, push-bicycles, oil engines, compres- 
sors, &c., is wholly unnecessary if the one who is dealing 
with the consumer (and I speak from experience) has Ше 
consumer's confidence and sufficient. common sense not to 
burden him with explanations and analogies in which he is 
not in the least interested. 

Numbers of power supply authorities, presumably unknown 
to Mr. Turnbull, are to-day charging on a K.v.4. demand basis. 
and meters are in use which indicate the demand in k. v. A., 
even on unbalanced three-phase, 4-wire systems. 

As I pointed out in an article published in the issue of the 
ELECTRICAL Review for October 17th, 1919, and in succeeding 
Issues, it is useless to try and argue the point with the con- 


sumer who can't or won't understand the question of power 
factor, but the thing to do is to charge him on a k. v. A. demand 
basis, and 80 touch his pocket, when he will very quickly come 
to his senses. [t is really akin to the old saying '' spare the 
rod and spoil the child.” 

Frank criticism was asked for, and I have given it gratis, 
and must leave Mr. Turnbull to the mercy of other critica. 


Enfield. E. W. Dorey. 
August 30th, 1920. 


Why is the Contractor Permitted to do it? 


In common with many of my fellow citizens, I have been 
'" canvassed on the subject of investing any capital I may 
be lucky enough to possess in 6 per cent. Housing Bonds. 
My interest being aroused, I took an opportunity recently 
afforded me to inspect a number of the houses on which some 
of this money will be expended. 

e houses in process of erection by a contractor working 
to a Ministry of Health specification were being '' wired "' for 
electric light. Under these circumstances I expected to find 
that the wiring would be carried out in accordance with the 
I.E.E. Wiring Rules, but, at any rate as to Rule 63 (a), this 
was not the case, as ordinary push- joint conduit without 
continuity fittings was being installed. 

Are we, then, to assume that the Wiring Rules Committee 
is regarded by the Ministry of Health апа local building 
authorities as a '' wash-out ? And, further, since Rule 63 
(a) 18 quite definite on the subject of push-joint conduit, why 
do supply authorities connect such installations to their mains, 
in view of the fact that most of them require the installation 
to comply with I.E.E. rules? 

Again, how does a tenant (not in these cases a purchaser) 
stand in the matter of insurance? since the majority of insur- 
ance companies require compliance with the I.E.E. Rules, and 
in the case of these officially approved houses, the I.E.E. rules 
are ignored both by the building authority and the supply 
“ authority.” e 

Referring to recent correspondence in your hospitable 
columns, I am impelled to inquire—'' Why is the contractor 
permitted to do it? 


A Contractor's Managing Engineer. 
August 31st, 1990. 


————————————— EI EE 


Antomatic Street Lighting. — Any innovation that 
affords an opportunity of eliminating manual labour is wel- 
comed in these days of high-priced labour. In this connection 
our recent note in these columns on the method of automati 
cally controlling street lamps by means of selenium cells 
seems to have conveyed а wrong impression. 1% appears to 
have been assumed that another method of switching on 
and off street lamps, which was initiated some years ago, is 
in abeyance. 

We refer to the '' Handyell ” system, a joint invention of 
Mr. W. Duddell and Messrs. Handcock & Dykes,, which was 
fully described on pp. 325-7 of our issue of February 2lst, 
1913. The Oliver-Pell Electric and Manufacturing Co., Ltd., 
is handling the system, and, contrary to popular belief, 
1{ is very much alive. Indeed, the method is in everydav 
use in a number of places in this country, and fulfils the 
conditions required of it in а simple and efficient manner. 
It is also by no means unknown abroad. 

The underlying principle is to control relays, which may 
be inserted anywhere on the general system of mains, by 
means of a superimposed current impressed on the main 
current flowing in the system. The main current may be 


either А.С. or D.C., and the apparatus is ingeniously designed 


and compact in nature; it may be relied upon to perform its 


functions efliciently, and 1s automatic, the pressing of a 


button being all that is required to set it in operation. 

It may be mentioned that it is possible to control a single 
lamp out of, say, 2,000 independently without affecting the 
others. 'The system has & number of advantages, for once 
the apparatus has been installed, it can be employed for other 
purposes besides controlling the street lighting, at practically 
no extra cost. For instance, it may be used to control distant 
meters, sub-station gear, or even to give consumers on the 
mains daily time or other signals. Other uses to which the 
device can be put will be apparent to those interested in the 
subject of automatic control. e 


Australian Market,—Pointing out that in the great 
majority of cases the commercial community in overseas 
centres is a comparatively concentrated and small one, Mr. 
S. B. McGregor, H.M. Senior Trade Commissioner for Aus- 
tralia, reports that every fault or foolishness perpetrated by 
the home manufacturer or merchant is talked about and 
magnified out of proportion to its real significance. Accord- 
ing to the report, there is a deep-rooted conviction among 
many Australians that the British manufacturer is intensely 
conservative, unenterprising, generally out of date, and rapidly 
losing his hold on the world’s markets.“ These allegations 
are directed against the manufacturer rather than the mer- 
chant, and particularly against manufacturers connected with 


the machinery (including electrical), motor car, small tool, 


hardware, and allied trades. 


Vol. 87. No. 2,232, Supremser 3,1900] THE ELECTRICAL REVIEW. 


BUSINESS NOTES. 


New Postal Subscription Rates.— Owing to the increase 
in the postal rates on newspapers in the United Kingdom, the 
os oe rates to the ELECTRICAL REVIEW will, in future, be 
as follows :— 


One year... 9 5 sis Vis .. £114 8 
Six months E xs ET we 017 4 
Three months vas 08 8 


The Colonial and Foreign rates remain as at present. ! 


Our Electricity Supply Handbook.—It is essential for 
manufacturers and distributors of electrical appliances to be in 
poesession of information regarding the nature and pressure of the 
electricity supply in towns to which their products are being sent. 
Other facta in connection with the supply, such as methods of genera- 
tion, type of plant, boiler capacity and prices charged, are of lesser 
importanoe, although required on occasion. To meet this need of 
the electrical industry, we have aimed to give the essential 
information in ag small a compass, and at as low а price, 
as possible. This we have achieved in our “ List of Electricity 
Undertakings,” now to be obtained at these offices, After circular- 
ising municipalities and power companies in all parts of the world, 
we have oollected information ing about 1,500 stations at 
home and abroad. The 5 given are the names of the 
supply authority and the chief engineer, the nature and pressure of 
supply for lighting, power, &c., and the capacity of the plant. The 
тое is contained in 40 octavo pages, price 2s. net, or, post free 


Bankruptcy Proceediags.—W. T. SwrrH, electrical and 
mechanical engireer, Victoria Street, and 60, Hampden Street, 


Bolton.—Following scheme sanctioned by the Court :—Fees per- 


centages and cost and preferential debts to be paid in full, and 
Ба. in the £ to all unsecured creditors by instalments. Receiving 
order disch 

A. KxRSHAW and C. Н. Woop (Kershaw & Wood), electrical 
engineers and merchants, Dewsbury.—Trustee, Mr. O. Turner, 
155, Norfolk Street, Sheffield, appointed August 24th. 


Company Liquidations. — ARTHUR LTOW & WRENCH; 
LrTD.—Particulars of claims to be sent to the liquidator, Mr. 
R. J. H. Ryall, Victoria Road, Willesden, N.W., by September 30th. 

ELEOTBRIO SMELTING Oo., LTD., AND THE S. D. INVESTMENT 
SYNDICATE, LTD.—Meeting of members, October 6th, at 4, London 
Wall Buildings, Е.О. Liquidator, Mr. G. A. V. Narraway. 

COMMERCIAL ELECTRICAL ACCESSORIES, LTD.— Meeting of 
creditors is called for September 10th, at the Institute of Chartered 
Accountants, Moorgate Place, Е.О. Liquidator, Mr. N. Bell. 


Private Arrangement.— Re JoHN SMALLWOOD, elec- 
trical engineer, 7, High Street, Hitchin. The following are 
creditors :— 


Barker & Son, P. H. . £8 Hodges & Co... ds T . £68 
B.T.H. Co. ee eo ea ° 85 Loftus, Ltd. ee ee ce ee 8 
Chaikley & Воп ee ee . 98  Biemens Bros. Dynamo Works .. 49 
Crompton & Co. s xs . 7 Zanders & Sons ais T 11 
Callender's Cable Co. 18 Siemens Bros. & Co. B .. 2? 
Counbrough, J. W.. : . 5 Tucker & Co., J. H. 2° — 4 
Drake & Gorham .. T ‚ 85 Veritys, Ltd. 25 m .. 8 
Emanuel & Sons "m ee . 2t Walsall Hardware Mfg. Co. ee 4l 
Edison-Swan Electric Co. ee 9 Weeks., Ltd., L. ee è ee 18 
Ellis & Everard aa cs .. 25 Waters & Sons 32 c .. 80 
Falk, Stadelmann & Co. .. .. 89 Hitchin and District Gas Co. 6 
Fuller's United Electrical Co. .. 4 Bankers e» ve © . 9 
General Electric Co. - . 56 Durban, Ltd., W. H. m . . 100 
Glover 4 Co. ee ee 42 


Trade Announcements. Mn. H. W. Booth, electrical 
engineer, of Princes Road, Margate Road, Ramegate, has disposed 
of the business to Messrs. Н. G. MAxTED & F. G. LYNE. 

Mr. ALBERT MAUND, electrical engineer, of Southport, has 
opened new showroom premises at 9, Houghton Street. 

Mr. Ривсу MorriTT, late with the Northwich Electric 
Supply с Oo., has commenced business as an electrician at 35, Faraday 


innington. 

Messrs. Jones & Pordes have appointed MEssRs. SIMM AND 
RICHARDSON, Custom House Chambers, Quayside, Newcastle-on- 
Tyne, eole selling agents for the Northern Counties (Northumber- 
land, Durham, Westmorland, and Cumberland). 

Мв. LASCELLES PABRINGTON, A. M. I. E. E., Collins House, 
360-366, Collins Street, Melbourne, has been appointed sole agent 
in Australia for Wild-Barfield electric furnaces. 


Catalogues and Lists.—Messrs. C. A. VANDERVELL AND 
Co., Lrp., Acton, W. 3.— Running Instructions for the С.А.У. 
A little booklet which should prove 


Messrs. PRICES’ Co., LTD., Battersea, S.W., 11.—A brochure, 
pp. 12, written from an historical and practical point of view, and 
dealing with Diesel and semi-Diesel engines. 

Messrs. JOHNSON & PHILLIPS, LTD., Charlton, S.E. 7.—New 
illustrated catalogue (12 pp.) of oil switches, switchboard-mounting 
pattern. With full descriptions and dimensions. 

CITY ELECTRICAL Co., LTD., 1, Emerald Street, Holborn, W.O. 1. 
—Leafiet dealing with “Ону” light and power plants of outputs 
ranging from 4 to11 kw. Giving full prices and particulars of 
seta, switchboards апа storage batteries. 

Messrs. FERRANTI, LTD., Hollinwood, Lancashire.—A set of 
abbreviated catalogues of meters, D.C. and A.C., prepayment meters, 
ammeters and voltmeters, relays, instrument transformers, and 
“ower transformers. These catalogues are iesued separately in 


English, French, Italian, Spanish, Portuguese, Scandinavian, and 
Dutch; metric weights and measures are used throughout, and 
the prices are stated in decimalised coinage. We oongratulate 
the company on this admirable policy—using the language, coinage, 
and weights and measures of each country—which is indispensable 
to the full development of export trade. 

Messrs. SIEMENS Bros, & Oo., Palace Place Mansions, Ken- 
sington Court, W. 8.—New and enlarged edition of catalogue 537, 
dealing with a large selection from 600 different of dry cells 
and batteries manufactured at the company's Woolwich works. 
The preface contains some useful notes on care and maintenance. 

Messrs. CHRISTIAN BERGH & Oo, Bank Chambers, 329, High 
Holborn, W.C. 1.—Five leaflets dealing respectively with :—Trans- 
formers of various types ; high and low-pressure switch and fuse 
gear, &о.; electric light fixtures ; various small electrical accessories 


Тнв ELECTRIC HEATING Co., George Street, Croydon.—Illus- 
trated post-card, advertising the '' Elect " iron of different weights 
and loadings. Fully priced. 

THE J. G. BRILL Co., Philadelphia, U.8.A.—" The Birney Safety 
Car aud some interesting results of its operation." Publication 
No. 245 (32 pp.). А well illustrated brochure, descriptive of the 
small light-weight “ Birney " tramoar. 

St. HELENS CABLE AND Воввев Co., LTD., Warrington, St. 
Helens.—Works Text No. 1, decrying dirt, waste, and untidi- 
ness, and mounted on cardboard. 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
ЕС. 4.—Latest edition of low and medium-preasure swi 
catalogue (48 рро). А fully illustrated and priced list of switch 
апа fuse-gear for all purposes, including battery, main and shunt, 
field-breaking and voltmeter and ammeter switches. Also Leafiet 
No. V-2,839, “Fresh air by electricity," illustrating the Koolah " 
ceiling fan. 

THE WESTMINSTER TOOL AND ELECTRIC CO., Westool Works, 
Putney Bridge Road, S.W. 15.—Two leeflets dealing with the 
" Westool" D.C. portable electric drill, with illustrations and 
dimensions. 


Dissolution of Partnership. — Cook & Co., electrical 
and mechanical engineers, 62, Holly Lane, Smethwick, 7, Ingestre 
Road, Stafford, and New Street, Dudley.—Merars. В, P. Cook and 
В.В. Churchill have dissolved partnership. Debts will be attended 
to by Mr. B. R. Churchill, who will continue the business under the 
same style at New Btreet, Dudley. 


General Federation of Trade Unions.—Mr. W. A. 
Appleton, secretery, in his review of the work of the above 
Federation during the quarter ended June 30th last, states that 
during that d there had been 86 disputes, involving 22,688 
members, The largest and most costly dispute was that of the 
London piano workers, where 5,500 workers were directly affected. 
The membership of the Federation was 1,548,591, and the two- 
million mark did not seem impossible, 


New Belgian Electrical Co.—A new company, to be 
known as the ETABLISSEMENTS DE МАК, has been founded at 
Antwerp for the manufacture, repair, installation of and trade in 
all kinds of electrical instruments and apparatus, especially those 
employed in the medical application of electricity and in wireless 
telegraphy. The capital of 1,000,000 fr. is represented by 2,000 shares 
of 500 fr.each. Hight hundred and sixty shares have been allotted 
to the Electricité De Man et Cie. in return for the whole of their 
assets and liabilities ; the rest of the shares have been subscribed 
and paid up to the extent of 50 per cent.—Reuter's Trade Service, 


Passports for Italy.—4A further relaxation in the pass- 
port arrangements for visiting Italy is announoed by the London 
office of the Italian State railways. British and American subjects 
can obtain from any Italian Oonsulate a visa for six months, avail- 
able for any number of journeys to and from Italy within that 
period without any further formalities. This, with the French 

ly visa, now renders matters very simple for visiting Italy. 
Having obtained these two period visas, travellers noed not 
visit any Consular offices (French, Italian or British) either before 
starting for Italy or before returning from Ifaly to this country 
through France, however many journeys are made to and from 
Italy during the period of validity of the visas. The fee for this 
new Visa is the same as forthe old single-journey visa, i.e., 88. No 
registration with the police in Italy is necessary, as the hotels 
themselves report the name and nationality of all visitors. 


Trade Union Congress. — The Trade Union Congress 
opens at Portsmouth next week, and in view of the present critical 
labour position, special importance attaches to its deliberations, 
The Trade Union Parliamentary Committee left London for 
Portamouth on August 29th. The Congress is favoured this year 
with one of the strongest of labour leadersas chairman ; Mr. J. Н. 
Thomas in his presidential message will make a pronouncement on 
the whole situation. The chairman's address is, of course, a 
personal statement, but it has a powerful influence on subse- 
quent discussions of policy. Numerically by delegation and actual 
representation the Congress will be the largest yet held. Approxi- 


and cable joint boxes. 


‘mately six million workers will be represented. 


Port of London Lock-Ont.—Agreement having been 
reached between the London District Committee of the Electrical 
Trades Union and the Ship Repairers’ Association, the look-out, 
which affected 600 electricians, came to an end last Friday. | 
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Book Notices.— Municipal Vear- Book for 1920-1921. 4 
London: The Municipal Journal," Ltd. Price 218, net. 
Conquest for September contains articles on the use of wireless 
- telephony for fighting fire, the photography of projectiles with 
the electric spark, the Entz system of electric power transmission 
used on the " Crown-Magnetic " automobile, the hardening of steel, 
and aluminium. 
`“ Electric Furnaoes in the Iron and Steel Industry." By W. 
Rodenhauser, J. Schoenawa, and C. Н. Vom Baur. Third Edition. 
PR. xxi + 459; 133 figs. London: Chapman & Hall Price 
48. net. 
Vickers News.“ Vol. II, No. 22 (15 рр.).—Тћів issue of the 
magazine hag а description of the " Darenta" toy factory at Dart- 
"ford. Notes on the manufacture of concrete tiles and bricks are 
given considerable space, and an illustrated article on the manu- 
facture of disk wheels for an Indian railway is included. 


Diesel Engines in Australia. — The Commonwealth 


Government is seeking to encourage the manufacture in Australia 


of Diesel engines, In pursuance of this object, a Customs by-law 
has been approved permitting the free entry into the Common- 

` wealth of one Diesel engine to each firm of engineers which agrees 

to send a apecially-selected, technically trained enginer to Switzer- 
land to assist in the construction of the engines at the works of 
the makers, who will train the men in the intricacies of the work ; 
it is proposed that such engineers should subsequently supervise the 
construction of similar engines in Australia,— Zenders. 


Telegraph Company's Profit-Sharing Scheme.—The 
Western Union Telegraph Co, in pursuance of a profit- -sharing 
policy, announced more than a month ago, last week began paying 
to employés all over the world nearly $2,000, 000. This additional 
remuneration represents a share of the company’s earnings during 
the first six months of 1920; each employé receiving 54 per cent. 
of his January earnings. The payment for the last half of the 
year, based upon July salaries, will be made on February l5th, 
1921.— Heuter's Trade Service, 


The Engineering Trades Dispute.—All attempts to 
bring about a settlement of the dispute between the Electrical 
Trades Union and the Engineering Employers' Federation during 
the past week failed; on Saturday last the lock-out notices 
were issued, will take effect in most cases to-morrow. The 
E.T.U. has given its Executive power to retaliate by calling a 
national strike. А conference of other Unions affected by the 
dispute was to be held on Wednesday last. 

On Monday, representatives of the E.T.U. and other Unions con- 
cerned were received by Sir David Shackleton, who, after hearing 
Statements, said he would communicate with the employers. The 
Executive of the E. T. U. was to meet in London yesterday. 

If the lock-out is consummated, about a million workers will 
probably be thrown out of employment by the stoppage of elec- 
` trical plant. 

The E. P. E. A., according to the Daily Herald, anticipates the 
"extension of the trouble to electricity supply stations, and urges 

both parties to accept arbitration. If either refuses to do so, the 
Association, if involved, intends to throw its weight into the scale 
against that party. 


Siam's Trade,— lle King of Siam has formed a Ministry 
of Commeroe for the purpose of facilitating the expaneion of the 
country's trade, The two advisers to the Ministry are British. 


Electrical Goods in South Africa,—In its comments on 
the market for electrical goods the S.A. Mining and Engineering 
Journal for August 7th states :— Business in the electrical wares 
section is rather quiet in the absence of any outstanding building 
operations in town or country. Prices remain about stationary, 
but the tendency is towards lower levels. Ceiling roses, adapters, 
and sundry other lines, which were heretofore in demand and 
practically unobtainable, are now on hand, and, if one excepts 
pear pushes and rosettes for bell-work, one may say generally the 
electrical goods market is now well supplied. Town business is 
rather on the quiet side, but fairly large orders are coming from 
outeide, particularly at the present moment, from the Free State, 
which is now installing its municipal electric plant. Vereeni- 
ging is also ordering pretty freely. 


Copper and Lead Prices,— Messrs. F. Sam & Co. 
report, August 31st :—Electrolytic bare, £117, £1 increase; electro- 
lytic sheete, no change ; electrolytic wire rods, £133, £1 increase ; 
do. H.C. wire, 1s. 4;d., $d. increase; silicium bronze wire, 28, 
14. increase. 
^. Messrs. JAMES X SHAKESPEARE report: — Copper bars (best 
selected), sheets, and rods, no change; English pig-lead, no 
change. 


British Insulated Cable Dispute.— Гре recent strike at 
the Prescot works of the BRITISH INSULATED AND HELSBY CABLES, 
LTD., was settled by the company paying or agreeing to pay the 
employés in the cable-making departments, the last award of 68. to 
the engineering trade. It was at the request of the Workers’ 
Union secretary that the company agreed to treat the cable-makers 
a8 coming under the engineering employés award. Now the 
Workera' Union comes along with a demand that the award made 
by the Joint Industrial Council for the cable-making industry on 
August 18th, should be applied to those of the workers who are 
employed on cable-making operations. Thisdemand is regarded by 
the company ав а distinct breach of faith, and it has declined to 
meet the demand. It is feared that another strike may take place. 


The Miners’ Threat to Strike,—During the week the 
results of the miners’ ballot have been published, from which it 
appears that, on the whole, there is а majority of 3 to 1 in 
support of the leaders —we doubt whether it could be said to be in 
aupport of the proposal to strike—but in Yorkshire there is but 
a small majority, and in Notts. and Derbyshire the minority is very 
atrong. On Tuesday the railway and transport branches of the 
“ triple alliance " held a conference with the miners to discuss the 
situation. Apart from the miners, other Unions show no desire to 
bring industry to a standstill, and, doubtleas, every effort will be 
made to avert а national disaster, 

At the conference on Tuesday, the Triple Alliance resolved that 
the miners' claims were reasonable and just, and should be con- 
ceded forthwith. It does not follow, however, that the Alliance 
will support the strike; allowance must be made for tactical 
manueuvres, The conference was to meet again on Wednesday. 

The official figures for the miners’ ballot, declared on Tuesday, 
were:—For a strike, 606,782 ; against, 238,865; majority for a 
strike, 367,917. 

The necessary two-thirds majority has, therefore, been obtained, 
but only by 43,000, and as boys under 18, who number 14 per cent. 
of the total, no doubt voted unanimously for & stoppage of work, 
it is clear that if their votes were excluded, there would be ashortage 
of some 60,000. 

In view of the short stocks of coal in hand, which would be 
urgently required on restarting work, many manufacturers have 
decided to close their works in the event of a atrike being 
declared. 

While the number of workers at collieries has increased from 
1,110,000 in 1913 to 1,206,000 in 1920, the annual output has 
fallen from 287,500,000 to 240,500,000 tons. The average annual 
earnings have risen from £82 to £220, and the miner worker, on 
the average, 4'O days per week. Since 1915 the output per man 
has fallen, with each increase of wages, progressively to 77'4 per 
cent. of its value in 1915; the seven-hour day introduced in 1919. 
which the miners’ leaders said would lead to increased production, 
had the contrary effect. 


Anoual Outing.—On Saturday, August 21st, MESSRS 
Rosson & COLEMAN, of Newcastle-upon-Tyne, held their annual 
excursion at Ryton Willows. The party totalled 100, including 
staff, and employés with their wives, and an enjoyable day was 
spent. During the afternoon a football match was energetically 
decided and sports were held, prizes for which were kindly provided 
by Mr. R. E. Robson. 

The employés of the HART ACCUMULATOR Co., LTD., electrical 
accumulator manufacturers of Stratford, London, held their 
23rd annual outing on August 21st on the river, the well- 
appointed steam launch #xgland being chartered for the return 
journey from Richmond to Chertsey. Fine weather prevailed, and 
the party, which numbered 120, had an enjoyable day. A presenta- 
tion was made to Mr. E. J. Clark, late managing director of the 
company, as a mark of appreciation and esteem for the 22 years he 
had held his position; it took the form of an English lever gold 
hunter watch, suitably inscribed. Mr. F. J. Holmes, M. I. KE. E, 
manager, made the presentation to his late chief, and in a few well- 
chosen words eulogised the work which Mr. Clark had done for the 
company. Mr. Clark briefly replied. During the day, the hard- 
working Cook's orchestra added greatly to the enjoyment of the party 
with numerous selections of music. The thanks of all concerned 
were accorded to the committee which arranged the details, especially 
Mr. E. Thompson, who acted in the capacity of hon. secretary. 


Lead.— Messrs. James FORSTER & Co. report that the 
closing prices on August 27th were at £36 for all positions, practi- 
cally the same as the previous week. Transactions approximat« d 
3,500 tons, Total sales to America for the week ending August 20th 
were 1,500 tons. Last week there was continued buying, but not 
on 80 large a scale. 

Messrs, G. CAWSON & Со. say there is plenty of lead available, 
both prompt and forward, and as the Australian strike now appears 
to be practically settled, supplies are likely to increase. There is 
no improvement in the general trade demand, and electrical con- 
sumers hold aloof from the market, fearing Labour troubles, and, 
no doubt, anticipating lower prices, 


N. F. F. A. and E.T.U.—At a meeting with the Liverpcol 
Electrical Trades Union, which is asking for an advance of wages 
(the present rate is 28. 3d. per hour), the local employers in the 
N. F. E. A. stated that they were not in a position to discuss wages at 
all, as they had bcen agreed upon by both executives nationally. 


For Sale.—By direction of the D'sposal Board, Ministry 
of Munitions, Messrs, G. F. Dixon & Co. will sell by auction on 
September 21st and following days at H.M. Factory, Letherland, 
near Liverpool, the modern chemical plant and new spare parta, 
including many electrical items, Full particulars are given in our 
advertisement pages to-day. 


National X-Ray Reflector Co.— MESSRS. THE BRITISH 
Тномѕох-Ноозтом Co., LTD., wish us to state that they аге the 
sole agents 1n this country for the above American company. 


General Strike in Stuttgart.—A general strike was 
declared at Stuttgart on August 28th, in connection with the lock- 
out at the Daimler and Bosch motor works. The cause of the 
dispute is the 10 per cent. deduction from the wazes of all workera 
as income tax, which was recently prescribed by 'aw.— Keuter s 
Trade Service (Berlin). 
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Thé Overtime Embargo. — The National Executive of 
the Amalgamated Engineering Union ordered the embargo on over - 
time on maintenance jobs, set up by the Lancashire members, to 
be withdrawn, but the men have refused to comply. The ban on 
overtime in productive work remains in force. 

The Manchester District Committee of the Amalgamated Engi- 
neering Union has resigned ел bloc, and the men support its action 
against the order of the executive. According to the Daily 
Dispatch, men who disobeyed the Committee's order not to work 
overtime (unless paid an advance of 9d. an hour), were fined by the 
Committee, but men discharged for refusing to work overtime were 
deprived of the contingent and federation benefit by the National 
Executive. 


LIGHTING AND POWER NOTES. 


Australia —NeEw SYDNEY SrATION.— Opinion in Sydney 
is still divided as to the more economical position for the proposed 
new power atation. The question is whether it will be better to 
build it at the coal mine to be purchased by the State, or nearer 
the centre of the area to be supplied. While thecoal can be mined 
at a very cheap rate, it is thought that the cost of the extra plant 
required, and the necessity for long transmission lines, will more 
than counterbalance any economy effected in the fuel supply. 
Some of the coal is of very low calorific value, and as freight rates 
are high, many authorities consider that traneport costs for the 60 
or 100 miles from the mine to the city are prohibitive. 

SUPPLY RESTRICTIONS.—The manager of the Sydney Electricity 
Department states that the restriction imposed upon the use of 
radiators during certain hours of the day, has resulted in a drop of 
2000 Kw. in the daily load. A 12,000-Kw. alternator has now 
come to hand, but the arrival of another 8,000-kw. set has been 


delayed. 


Bedwas and Machen. — Provisional ORDER. — The 
Urban Diatrict Council is making application to the Electricity 
Commissioners for a provisional order for the supply of electricity 
within its district. | . 

British Columbla. — HYDRO-ELECTRIC  PnANT.—Oo:n- 
pletion of the Bridge River power plant, which calls for an 
expenditure of $30,000,000, will mark an era in manufacturing and 

. industrial development in British Columbia. Work has just been 
begun on the project. The plans contemplate а tunnel a mile-and- 
a-half long through Mission Mountain, through which Bridge 
River will discharge into Seaton Lake, six miles from Lillooet. 
The fall will be 1,400 ft., and 400,000 E. P., it is estimated, will be 
developed. Much of this power will be distributed to cities at a 
distance. The plant, it is said, will make Vancouver and Victoria 
the most important manufacturing centres on the Pacific Coa't. 
Engineers declare the Bridge River site has enormous poesibilities 
of power development.— Reuter's Trade Service (Lillooet, B. C.). 


Bury St. Edmuods.—Extensions.—The Hast Anglian 
Daily Times says :—With reference to the application of the 
Town Council for sanction to Ше borrowing of £12,536 
for electricity purposes, the borough electrical engineer reported 
that at the request of the Electricity Commission he attended 
the office at Whitehall for the purpose of giving informa- 
tion on the subject. Comment was made regarding the irregularity 
of proceeding with work before sanction to borrow the money 
required had been given, and he (the engineer) laid special emphasis 
upon the fact that it was imperative to secure the generating 
set and boiler without delay, otherwise the opportunity of pur- 
chasing them might have been lost, having regard to the circum- 
stances involved. The danger of working the plant without an 
adequate stand-by margin was also strongly commented upon by Col. 
Ekin (а Government inspector), and warning given of the risk in- 
curred thereby. The importance of installing a condensing plant to 
meet the full requirements of the works was urged. Severe criticism 
of the charges for energy, particularly for lighting purposes, 
was made by Col. Ekin, who considered them totally inade- 
quate, having regard to the increased price of coal, wages, and 
all other materials pertaining to the cost of production, and early 
adjustment to enable the department to become self-supporting 
was urged. Onthe same afternoon he had an interview with an 
official from the office of the Ministry of Transport regarding the 
application that had been made for permission to increase the 
maximum price to 10d. per unit, and he advised that a fresh appli- 
cation be made to increase the maximum price according to the 
requirements of the department, a.d he (the engineer) suggested 
that steps be taken to increase the maximum price to le. p г unit. 
The Committee decided to make an application to the Electricity 
Commiasion for the issue of a further order authorising the 
maximum price for electricity being raised to le. per unit. 


Colne.—ELEOrRICIrW DISTRIOT.— Councillor Thompson, 
chairman of Colne Electricity Committee, reported on August 26th 
that Colne was one of the North-East Lancashire towns which 
opposed the suggested central station at Preston. They were a long 
way from Preston, and they comprised a large centre where elec- 
tricity was supplied and would have to be brought. Electricity 
could be more efficiently distributed by having a station nearer. 
k Lig population was oovered by Burnley, Accrington, Nelson, 
Colne, Rawtenstall and Bacup. 


Continental.—F RANCE.—A company has been formed at 
Paris (53, Rue du Rocher), the Société Anonyme Gaz et Electricité 
de la Ville de Laon, with the object of aoquiring and working 
concessions for lighting, heating, and motive power by gas 
or electricity, and more particularly concessions for lighting 
the city of Laon and its outskirts, and the Commune of Bruyéres- 
et-Montbéraut. The capital is 1,000,000 fr. : 

There has been formed at Paris (93, Avenue Ledru Rollin), the 
Electrique de Saint Julien du Sault, & company whose object is 
the generation and distribution of electricity, more eepecially in 
the Communes of St. Julien du Sault, Villevallier, Cézy, Thèmes, 
St. Aubin-sur-Yonne, Villicien, Béon la Fontaine, and La Celle 
St. Cyr, and elsewhere, where concessions are obtainable. The 
capital of the company is 180,0C0 fr. 

ITALY.—The encouragement and assistance given by the Italian 
Government to schemes for the development of the country’s 
water power is dealt with by a correspondent in a recent issue 
of The Times Engineering Supplement, The estimated available 
power is 54 75 H.P. per sq. mile, being second in Europe to 
Switzerland with 1252 H.P. per sq. mile. The conditions 
under which concessions are granted include the sale of all 
developments at cost price to the State upon the expiration of a 
period of 50 years. Substantial financial assistance is freely given 
under satisfactory guarantees, and 15-year subsidies of 40 lire 
per nominal H P. are granted free of tax. Subsidies are also paid 
to the erectors of new transmission lines for pressures above 2,000 
volts. The amount is calculated upon the weight of copper 
employed, and ranges from 0°15 to 0'25 lire per kg. Special 
grants are made to individuals and companies on account of power 
used exclusively for agricultural purposes; this amount is 
generally 0°03 lire per RW.-hour, payable for a period not exceeding 
10 years. Owners of hydro-electric plant in receipt of State 
subsidies are required to reserve a proportion of their output fcr 
agricultural purposes, 

Cullompton. OVERHEAD TRANSMISSION.—The Electric 
Light Co. has applied to the Devon County Council for permission 
to erect overhead lines for the supply of electricity to the town. 


Galway.—PokLIC LIGHTING.—Complaint was made at 
the Urban Council of the absence of public electric lighting for 
some time, and it was explained that it had been agreed that there 
should be no lighting during the sammer months. Some members 
thought lighting should have been resumed in August. A 
suggestion was adopted that a main should be provided for 
the lighting of the town alone, во that street Jights could be 
extinguished, if necessary, at 1 a.m.; meanwhile the Electric Co. 
was asked to have full lighting resumed. ` ` 


Lurgan.—Evecrric LIGHTING SCHEME.—At a special 
meeting of the Urban District Council last week, Mr. R. Levin, 
chairman, presiding, the question of ап electric lighting 
scheme for the town was considered. The scheme which had been 
submitted by Mr. Pleasance, Belfast, would oost about £20,000, and 
would include the conversion of the pumping station at Castor Bay, 
Lough Neagh, from steam toelectric power. It was finally decided 
to submit the scheme to the Local Government Board, and ask for 
a loan to carry out the work. | 


Kendal.—Loan.—The Town Council has applied for а 
loan of £7,469 for electricity purposs, which includes 26,464 for 
a Diesel set. 

Leeds. — Ехтехзіома. — Тһе Electricity Commissioners 
have sanctioned large extensions of the electricity works, at an 
estimated cost of £450,000, the money to be borrowed in instal- 
‘ments as required. 

Llandudao.— SUPPLY  DirrrcuLTIES.— The ` electrical 
engineer reported to the Couneil that one of the generating sets 
had broken down and would take some months to repair. In the 
meantime, the available plant was greatly overloaded and there was 
no stand-by in case of further breakdowns. The excessive load 
was mainly due to the increased demands for traction supplies, 
which were being sold at a loss to the Council. A motion to 
terminate the contract with the Llandudno and Colwyn Bay Electric 
Railway Co. was referred back after some discussion for considera- 
tion in committee. - | 


Manchester.— PROPOSED ExTENSION.—The City Council 
has had under consideration proposed extensions to the Barton 
electric power atation at an estimated cost of £700,000. 


Mynyddesiwya.—ProvisionaL ORDER. — The Urban 
District Council is applying to the Electricity Commissioners for 
powers to provide and distribute eleotrical energy within its 
district. 

Newhaven. — Posiac LIGHTING. — As the London, 
Brighton, and South-Coast Railway Co. is unable to supply elec- 
tricity for the public lamps, the Urban District Council has 
approached the Brighton Town Council about a supply. 


Oldham.—AppiTioNAL Loan.—The Electricity Com- 
missioners have pointed out that the total of the tenders accepted 
by the Corporation in connection with the electrical extensions is 
a great deal in excess of the amount put forward for sanction. 
The Town Clerk has accordingly been instructed to apply for 
permission to borrow a further amount of £22,578. 


Oswaldtwistle—Eectriciry SuPPLY.— The Council 
has decided to apply for an order from the Electricity Commi:- 
sioners authorising it to obtain a supply of energy in bulk from a 
neighbouring authority, 
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К РегВ,—Үклкв'з WonkrNG.— The electricity department 
of the Town Council, after paying off the sinking fund and interest 
on temporary loans, shows а profit of £2,129 on the year's 
working. A sum of £2,000 is allotted to the reserve fund. 


Skegness.— ELECTRICITY SuPPLy.— The report of Mr. 
C. Н. Wordingham on the question of a public supply of electricity 
for the district at an estimated cost of about £44,000, has been 
oonsidered by the Gas Committee, which has referred it to the 
Council for consideration at its next meeting. 


Sonthport.— YzaR’s Workine.—The electricity depart- 
ment accounts show that the gross profit for the year was £18,819, 
and the net profit £3,197. The total increase in expenditure was 
£6,690. The report refers to the great difficulties experienced in 
obtaining supplies of materials.—Lirerpool Daily Courier. 


Stalybridge.— ELECTRICITY ABEA.—The future supply 
of the district has brought about opposition between the Staly- 
bridge, Hyde, Mossley, and Dukinfield Tramways and Electricity 
Joint Board and the Electricity Commissioners. The Commis- 
sioners have suggested that the area for the supply of electricity 
should take in Stalybridge, Hyde, and Dukinfield, but should not 
include Mossley, and, on the other hand, from statements made at 
the Joint Board's meetings some time ago, it would appear that it 
was desirous of being linked up with Ashton and other neigh- 
bouring authorities like Oldham, Rochdale, and Manchester. The 
Joint Board points out that the Stalybridge, Hyde, and Dukinfield 
area is, for the most part, a rural one, which would require miles 
of cabling and tramways to link together, with the danger of its 
being years after such linking before it began to yield any profit, 
whereas the Joint Board, after being a tax on the ratepayers of the 
four towns since its inception, is just beginning to become self- 
supporting. Under these circumstances, the Joint Board is opposed 
to the Commissioners’ pro and is asking for the support of 
the respective Corporations in the matter. 


St. Helens.—Extensions. — Following a conference 
with a representative of the Electricity Commission, together 
with representatives of neighbouring electrical undertakings, the 
Electricity Committee of the Corporation reports that the Eleo- 
tricity Commission has informally consented to the extension 
of the boiler plant at the power station, in order to meet the 
increased load, at an estimated cost of £40,000, as follows: Two 
additional boilers, 9,273 sq. ft. heating surface, with stokers and 
coal-handling plant, of an approximate steaming capacity of 
85,000 lb. per hour each ; one additional cooling tower of 250,000 
gallons per hour capacity ; an additional chimney ; a new power 
house, and an additional water-softening plant. The electrical engi- 
neer has been authorised to obtain tenders for the necessary plant, 
with the exception of the additional chimney. The space now 
occupied by the destructor is to bs taken up for the installation of 
the new boiler plant, and the Health Committee has decided to 
remove the destructor to another site. А 


Wallasey.—EconomicaL GENERATION.—The Wallasey 
Electricity Committee claims that it is generating electricity at 
less cost than anywhere else in the Mersey-side area. The chairman 
of the Committee (Mr. Bellis) told the Town Council that throngu 
building a new generating station they had effected so great an 
economy that, while last year they generated 4,500,000 units more 
than in 1914, the fuel consumed was 7,000 tons leas. They had 
contributed £24,000 to rate aid during the past six years. 


Waterford.—Evecrric Ілантіхо.— The Public Lighting 
Committee again considered the electric lighting scheme, which 
will be undertaken immediately, with а view to the installation 
being available for the winter months. 


U.S.4.—New PowkR PrnANT.—The Oil Belt Power Co. 
is building a large electric power plant near Eastland, Texas, at a 
cost of $5,000,000, to supply power for oil-well pumping and the 
oil-field industry. Neuter s Trade Service (Eastland, Texas). 


TRAMWAY AND RAILWAY NOTES. 


Aberdeen.— Y £gAR's WonkrNa.— There was a loss on the 
tramway undertaking for the past year of £5,203. In the 
preceding year there was a net profit of £6,823. 


Barrow-in-Forness.— PURCHASE or Cars.—The Tram- 
ways Committee, to meet the need of more tramcars for the public 
service, is buying second-hand cars from various places. Four 
have just arrived from Southport, and the Committee has 
obtained an option on six single-deck cara belonging to the 
Sheffield Corporation. Twelve new cars are on order, and are 
expected to be delivered in July or August next year. 

FARE CONOESSIONS.—The Tramways Committee has recom- 
mended the issuing of certificates entitling all bond fide manual 
workmen to ride on the cars at workmen’s rates. Those workmen 
having irregular hours for their meals are not to be placed at any 
disadvantage. The certificates, it is understood, will be issued by 
the men's Unions. The proposal ia to be discussed before the full 
Council at the next meeting on September 6th. 


total income from all souroes of 2 344, 173. 


Blackpool.—F:iRE 1ч CAR.—Through the fusing of a 
wire in the control box, the woodwork of a tramcar on the 
Promenade took fire, last week. As alarmed passengers made а 
hurried exit, the glass at the side of the car was broken. All 
escaped serious injury, although one or two complained of shock 
and bruises. 


Boltom.—YEkAR's WoRKING.—The recently published 
abstract of accounts for the year ended March 31st last shows а 
'The total of working 
expense was £157,335, leaving а groes profit of £86,837. After 
the payment of loan interest, &c., £29,811 was set apart for 
renewals, £15,500 for rate relief, and a balance of £2,659 carried 
forward to the next account, as compared with £534 in the previous 
year, 


Burnley.—Sunpay SkRVICRS.— The Tramways Com- 
mittee met on Thursday last to consider the situation through the 
ban placed on overtime by fitters employed at the tramway depot, 
resulting in the service being suspended on Sundays. The difficulty 
was overcome, and last Sunday there was the usual service of cars. 


Canada.—RAILWAY ELECTRIFICATION.—The shortage of 
both fuel oil and of coal in certain parts of Canada has brought the 
question of the electrification of railways to the front, and it isnow 
reported that the Canadian Pacific Railway Oo. has taken steps to 
electrify its British Columbia lines. 

The Bonnington Falls plant of the West Kootenay Power and 
Light Co. will be used to operate the railway between Kootenay 
Lake and Similkameen, and it is possible that a transmission line 
may be run up the Arrow Lakes to the main line. The company 
has definitely decided t» install hydro-electric plants at the Donald 
Canyon on the Columbia River, four miles below Donald, and at 
Surprise Rapids on the same stream, 25 miles downwards from its 
junction with the Beaver River, where there is a fall of 112 ft., 
and ample storage accommodation in the low-lying country to the 
south ward. : | 

This is the firat development of steam-railway electrification in 
British Columbia, and it is likely to be followed by similar works at 
Death Rapids, on the Columbia River; at Adams River on Shuswap 
Lake; and on the Thompson and Fraser Rivers, which would afford 
ample power for the electrification of the entire main-line system 
in British Columbia.— Times Trade Supplement, 


Cardiff. —RETURN To Work.—The tramway services 
were resumed on Friday, last week, as the result of the decision of 
the municipal employés to return to work. Oasual labourers accept 
1s. 9d. pər hour, while other workers have agreed to arbitration. 


Colne.—Loan SaANOTIONED.—Àt a meeting of the Town 
Council, оп August 26th, the town clerk reported the reoeipt of 
sanction to borrow £10,845 for the erection of а new tramway 
depot. 

Continental. —Sw£DEN.—It is reported that the Swedish 
State Railways have recently concluded a contract with the Motala 
Lindholmens works for the delivery of 11 electric locomotives 
intended for use on the line between Gellivare and Luleaa. The 
price fixed is Kr. 725,000 for each looomotive.—Hewter's Trade 
Sercice (Stockholm). 

FRANCE.—The Chamber of Commeroe of Boulogne has been 
authorised to raise а loan of 3,500,000 fr. for the building of an 
underground railway linking the Loubet docks with the Fer du 
Nord Railway. This scheme has been hung up since 1913. 


Doncaster.—THREATENED  STRIKE.— The Corporation 
tramway employés have theatened to strike during the race week 
—which includes the famous St. Leger—unless they are granted a 
further advance of 28. per week in wages, being discontented with 
the advance made to them under the National Award. As a matter 
of fact, although Doncaster was graded “O,” the Tramways Com- 
mittee, taking into consideration its applicstion for power to 
increase fares, decided to pay the grade В" advance of 8s., an 
increase of a 1s. on the rate it was required to pay under the 
award. The tramways are at present being run at a loss of about 
£1,000 par month, the inorease of fares not having yet received 
sanction, The Committee contends that it cannot afford to make 
а further inorease, and that the threat of the employés is а breach 
of the award as well аз an act of ingratitude. The receipts last 
year in race week were £3,298, an increase of £2,116 on those of 
the 1914 race week, and the loss of this income would mean that 
it would have to be made up out of the rates. Doncaster tramway 
workers are at present receiving two guineas per week more than 
before the war, and their hours have been reduced from 54 to 48 
per week. They refuse to work overtime, or to allow the Com- 
mittee to employ auxiliary labour during race week. 


Dublin. — Tramway Fares. — The Pembroke (Co. 
Dublin) Urban Council has decided to oppose the application of 
the Dublin United (Electric) Tramways Co. to the Ministry of 
Transport for powers to increase the city boundaries and termini 
fares by 50 per cent., and to create new stations involving increases. 
Mr. C. R. Dunbar said the English and Scottish companies had got 
powers to increase fares, and he believed the Dublin Co. would get the 
same powers. He was surprised that the company had carried on 
so well. Sir Gabriel Stokes remarked that it would cost the 
tramway company practically nothing to give the Pembroke area 
certain advantages in respect of the service, Thus, before the war 
they had a 4 minutes’ service to Donnybrook; now it was a 6} 
minutes’ service. One branch, that at Kenilworth Road, was 
virtually useless as it was run at present, He pointed out that it 
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was pro to charge 3d. from Donnybrook to Nelson's Pillar, in 
the heart of the city, a distance of 2 miles 6 furlongs, whereas the 
fare from Clonskeagh to the Pillar was 2d.,a distance of 2 miles 
7 furlongs. 


Liverpool.— DERAILMeNT.—The derailment of a shunt- 
ing engine and two wagons on the Lancashire and Yorkshire 
Liverpool-Southport line caused a complete block of the electric 
lines on the west side of Sandhills. Inward trains to Liverpool 
had to disembark their passengers at the station before Sandhills 
until the lines were cleared. 


London.—“ UNDERGROUND” IMPROVEMENTS.— Writing 
in the Evening News, Lord Ashfield outlines some improvements to 
be effected by the Underground companies when fares are raised 
to a level which will enable the work to be carried out. The City 
and South London Railway—the first of the “tubes — is to be 
enlarged to the present standard tunnel gauge of 11 ft. 81 in. in place 
of the existing gauge of 10 ft. 2 in. The platforms at stations are to 
be lengthened. At present only five cars at a time can be accomo- 
dated at each station, and the extensions will enable seven cars to 
to be drawn up at the platforms. The Bakerloo section of the 
London Electric Railway is also to be improved, and a surface 
railway will be constructed from Golders Green to Hendon. 

FARES.—The Daily Telegraph, in the report of an interview 
with Mr. Arthur Neal, M.P., Parliamentary Secretary to the 
Minister of Transport, says that the main points of difference 
between the L.C.C. and the Underground Companies on the question 
of fares are :— 

1. The amount of the initial fare to be charged at certain stages of 
the journey : The Underground Co. proposes that there should be а 
minimum initial fare of 14d. The County Council, on the other 
hand, was of opinion that it would be advisable to retain a penny 
minimum fare in certain ciroumstances, and Lord Ashfield indicates 
his willingness to endeavour to meet the wishes of the County 
Council as regards omnibus fares, 

2. Stage Points: Agreement has not yet been arrived at between 
the Underground Co. and the County Council as to the points 
between which the new fares should apply, but it is admitted 
théte are many clearly defined points, and no difficulty is antici- 
pated in arriving at an agreement. ` 

3. Cheap Mid-day Fares : The County Council proposes that cheap 
mid-day fares on the basis of 2d. for length of journey should be 
retained, and, further, that during mid-day passengers be allowed to 
travel over any ordinary 2d. stage for là. The Underground Co. 
strongly dissents from this suggestion, and feels that the introduc- 
tion of fares of this description is wrong in principle. It was 
understood from Mr. Hume that, provided satisfactory arrange- 
ments were come to on Points 1 and 2, he would nse his best 
1 to arrive at an agreement with Lord Ashfield on this 
point. 

NEW WORKMEN'8 FAR ES. — The new workmen's fares came into 
operation on Wednesday last, and the North London railway was 
one of the first lines to announce the new rates. Under the scale 
abolished it was possible to travel from and between Broad Street 
and Poplar or Camden Town in any direction for 2d. The one- 
price ticket has been abolished and a varying table of fares brought 
into operation. 

The fare from Broad fitreet to Poplar in each direction will be 
6d., and to Camden Town 6d. In the case of intermediate stations 
the fares are also considerably higher. A ticket from Hackney to 
Broad Street will cost 44d., and from Hackney to Poplar or 
Camden Town 6d.— Financial Times, 

EXTENSION OF TIME.—The Minister of Transport has extended 
the time of the London Electric Railway Act, 1913, for the con- 
struction of works, &c., until August, 1921. 


Nottingham.—FREE TRaveL.—The Tramways Com- 
mittee has decided to continue the privilege of free travelling 
granted to disabled ex-Service men for a further 12 months, until 
the end of July, 1921. | 


Pontypridd.—STRIKE.—O wing to a strike, the whole of 
the Council's tramway system is shut down. The trouble is 
stated to be due to the failure of the Council to settle а wage 
question. | 


Rothwell.— TIME ExTEN&ION.—The period in which the 
ee Co. is to complete its services has been extended to Jaly 
let, 1923. 


Southport.—YzaR's WORKNG.— The annual report of 
the Corporation tramway department states that the groas 
profit for the year was £21,707, against £20,347 for the previous 
year. The sum of £2,100 was applied in aid of rates, and after 
various other items had been met, including interest and sinking 
fund, a balance of £819 was left to be applied in reduction of the 
previous deficit. Liverpool Daily Courier. 


U.S.A,— BROOKLYN SrRIKE.—The whole of the Brooklyn 


(New York) tramways, tubes and elevated railways were suddenly 
shut down on August 29th by a strike of employés. The latter 
demand recognition of their Union and arbitration on wages 
questions. 


Keighley.—RainLLES8 Car MͤIsHAP.— While the only 
double-decker railless car on the Utley-Eastburn route was being 
placed in ita depót at the Utley terminus on August 27tb, it began 
to move rapidly down an incline immediately the driver had 


detached the overhead running gear. The conductor had left tho 
car to open the doors, and the driver, at considerable risk, managed 
to get to his seat,-but was unable to reach the brake gear in time 
tostop the car. It ran over the road embankment, which has a five 
or six yards slope, but remained upright. The driver was thrown 
from the car, but escaped with a severe shaking and minor bruises. 
The front wheels of the car were broken off. This car is believed 
to be the only railless double-deck one in use in this country ; 
it is of Viennese make. 


TELEGRAPH AND TELEPHONE NOTES. 


Continental.—TELEGRAPH  RaTES.—The Postmaster- 
General gives notice that by agreement with the Governments con- 
cerned the rates for telegrams to Belgium, Franoe and Holland was 
increased on and from September lst from 2d. to 24d. a word, and 
that to Algeria and Tunis from 24d. to 3d. a word. The rates from 
ра онша to the United Kingdom were correspondingly 

cre i 


New Telephone Exchanges.—A number of subscribers 
in the area served by the Mayfair telephone exchange have received 
notice that they will be transferred, in three or four months’ time, 
to Langham, a relief exchange which is being erected. The new 
exchange will be at first limited to about 2,000 subscribers, and 
will begin at the number 1,000, as it is hoped to make this exchange 
automatic, similar to those in operation at Epsom, Leeds, and Derby, 
says The Times, An automatic service is promised in the City some 
time next year. A new City exchange, the Gower,“ is in course 
of erection. A trunk "no delay” service, serving places within 
25 miles of London, is also being put through as speedily as possible. 
The Mayfair exchange is the second largest of the five great London 
exchanges ; it serves from 5,000 to 6,000 subscribers. Its capacity 
has been full for some time. As far as possible, subscribers will be 
given numbers corresponding to their former Mayfair ones, but, 
where this is not possible, they will be given quite different 
numbers, so as to avoid con fusion. 


United States.—4A working agreement has been entered 
into between the American Telephone and Telegraph Co. and the 
General Electric Co., of the U.S.A., whereby both obtain the 
mutual use of all patents and scientific secrets. The G.E. Со. is 
already associated with the Radio Corporation of America, and 
Mr. Н. B. Thayer, president of the General Electric Oo., says, 
with reference to the new agreement :— 

" The world system of the wireless universal servioe and the 
Bell system are thus brought into a harmonious relation that will 
facilitate the public use of linked-up wireless and telephone servi ез. 
The service will be extended to ships at sea апа to Europe and 
foreign countries." 

The arrangement also makes it possible, according to Mr. 
Thayer, for several conversations to take place on the same wire 
simultaneously. 

TELEPHONE RATES.—For the third time within a month, the 
New York Telephone Co. has petitioned the Public Service Oom- 
mission for permission to increase subscribers’ telephone rates. 
The latest requeet is for an increase of 33 per cent., which, if 
allowed, willadd £3,200,000 to the annual cost of the telephoneservice 
for residents in New York city, or, on a basis of 800,000 instru- 
ments, an additional £4 to each subscriber. 


Wireless on Lightships.—RE-INSTALLATION.—Àt the 
beginning of the war, the wireless telegraphic installation on the 
Mersey Bar lightship, Liverpool, had to be dismantled, otherwise 
the craft, as a matter of international law, would have been liable 
to be torpedoed by an enemy submarine. The installation has been 
out of operation since, but negotiations are now in progress for the 
re- installation of wireless on the lightship. 


Wireless Operators.—Waces DISPUTE SETTLED.—lIt 
will be remembered that the strike of wireless operators was called 
off at the end of June on the understanding that a satisfactory 
settlement of their demands should be concluded within a month. 
The operators originally asked for an eight-hour day, and a 
minimum weekly wage of £2 168. for qualified men, rising to 
£7 14s. after nine years’ service. Conferences were held between 
the Association of Wireless Telegraphists and the London and 
District Association of Engineering Employers, but no agreement 
was reached. The month's truce expired at midnight on July 
23rd, the men, however, carried on pending the result of further 
negotiations. On Friday last week we were informed by the 
Marconi International Marine Co., Ltd., that the dispute had been 
gettled. 

The settlement gives the men ап average increase of 156 per 
cent. on pre-war rates of pay; the men claimed 177 per cent. 
War bonus is merged in salary at the rate of $60 per annum, and 
the increases are retrospective to May 17th last. A risk allowance 
of 74 per cent. on salary is to be paid for service on oil tankers. 
The new 8cale of payment is in three grades :—Grade 1, £22, £24, 
and £25 per month; grade 2, £16, £18, and £20; grade 3, £11, 
£12, and £14. The Marconi Co. intends to institute a higher class 
composed of sea-going operator inspectors at £26, £28, and £30 
per month, for service in the large liners. | 

The question of examinations which the companies desired to 
institute has been waived, as haa also the provision whereby shore 
allowanoe of 3s. 6d. а day was not payable until seven days after 
arrival in port, and this allowance will now be paid from the day 


808 


ТНЕ ELECTRICAL REVIEW. [vol 81. No.2,292, SEPTEMBER 3, 1920. 


after signing off articles until the day before re-engagement. The 
" in-charge " allowance of 5s. à week, payable during the first three 
years of service when men are in charge of a ship's station, will be 
continued. The baggage allowance of 78. 6d. has been increased to 
10s. For foreign service allowance, instead of a fixed sum per 
week, the National Maritime Board Regulations governing 
rari p'us a percentage for that service, will be instituted in 
ature. 

Annual leave of two weeks on salary without shore allowance 
will be given. Sick leave has been reduced from eight weeks in 
any consecutive 12 months on full pay to 14 days on half the 
actual salary, leas the amount received from the National Health 
Society. The agreement was signed by the London and District 
Association of Engineering Employers, the Marconi Co., and the 
Association of Wireless Telegraphists as from August 26th. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paraqraph indicates 
the issue of the ELECTRICAL REVIEW, in which the '* Official 
Not ice appeared.) 


OPEN. 


Anstralla. — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 
Specifications, &o., will be available at Australia House, Strand, 
W.C.— Reuter's Trade Service (Brisbane). 

BRISBANE.—December ‘th. Department of Public Works. 
Seventy three-phase oil-cooled core type static transformers 
15, 20, 25, 30, 35. 40 and 50 K. v. A. capacity, 6,600/440 volts.— 
Reuter's Trade Service. 

BRISBANE.—January 20th, 1921, and February 25th. 1:21. The 
City Electric Light. Co. A 10,000-Kw. turbo-a'ternator set; 
transformers and switchgear.— Reuter ^ Trade Service. 


VICTORIA.—October 20th. Victorian State Rivers and Water 
Supply Commission. Two 1,600.B.H.P. steam turbines, with 
mechanical reduction gearing and condensing plant. — Heut+r's 
Trade Service (Melbourne). 


MELBOURNE.—September 23rd. Melbourne and Metropolitan 
Tramways Board. Supply, delivery and erection of two 350-H.P., 
А.С. motors, also switchgear. (Contract No. 101.) Particulars from 
the offices of the Board in Melbourne.— Reuter’s Trade Service. 


" Bolton.—September 16th. Electricity Department. One 
12,000-KW. turbo-alternator. (August 20.) 


Bradford. — September 9th. Electricity Committee. 
Contract R. 159. No. 4 boiler house and equipment, including 
buildings, water-tube boilers, economisers, induced-draught plant, 
feed pumps, coal-handling plant and piping systems. (August 6th.) 


Bridlington. — September 5th. Electric light installa- 
tion at Corporation’s Sanatorium, on Henley's system of wiring. 
Particulars from A. J. Beckett, Electricity Works. 


Croydon, — September 8th. Tramways Department. 
Supply and installation of a new feeder cable. (August 13th.) 


Edinburgh.—September 6th. Electricity Department. 
Converting plant for Portobello generating station and sub-station. 
Specification No. 26. (Auguat 6th.) 


September 7th. Corporation. Electric lighting installation at 


the Public Health Offices, Johnstone Terrace. Plans at Engineer's 


Office, Dewar Place. 


September 27th. Electricity Supply Department. Coal. ash 
and flue-dust handling piant, circulating pumps and pipework. 
(August 27th.) 


France.—The Department of Overseas Trade informs us 
that the Chamber of Commerce of La Rochelle has been authorised 
to raise a loan of 2, 100.000 francs for the purpose of effecting 
certain improvements at the port of La Pallice, including the 
acquisition of eight electric cranes, and the construction of electrio 
tracks for the same, and the enlargement of the electric sub- 
station. 


India, — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H.T. alternators; H.T. and L.T. switchgear, transformers and sub- 
station equipment; 15 miles underground н.т. cables, 23 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories. (August 2Uth.) 


Langho (near Blackburn),— September 15th. Manchester 
Board of Guardians. Replating a battery of accumulators (98 
cells), at the Epileptic Colony, for the Manchester Union, Further 
particulars from Medical Superintendent at the Colony. 


Llihuanla.— The Department of Overseas Trade last 
week-end was asked to telegraph quotations to Н.М. Commissioner 
in the Baltic States, for one hundred and fifty miles of good light 
field telephone wire, 


London.—St. Pancras.—September 14th. Electricity 
Department. Two water-tube boilers, each of 40,000 Ib. per hour 
evaporation capacity. (August 27th.) | 

WESTMINSTER.—September 15th. Board of Guardians. Supplies 
of electric lamps, fittings, kc. Mr. W. J. Lickley, Clerk to the 
Guardians, Princes Row, Buckingham Palace Road, S.W. 1. 


Macclesfield. — September 18th. Cheshire County 


Asylum. Supply of electrical goods. Mr. W. F. Tingay, Parkside 
Asylum. 


Manchester.— September 14th. Tramway Committee. 
Steel girders, tramway rails, permanent-way special track work. 
Mr. J. M. McElroy, General Manager, 55, Piccadilly, Manchester. 

September 20th. Electricity Committee. Six 33,000-valt, 19,500- 
K.V.A., 3-phase static transformers, house service and testing trans- 
formers, (August 6th.) 


Merthyr Tydfil.—September 6th. Electrical fittings for 


six months for the Board of Guardians. Mr. F. T. James, Clerk, 
High Street. 


New Zealand.—INVERCARGILL.— October 19th. Borough 
Council. 10.600 lineal yards of 80-10. grooved girder steel rails in 
10 ft. lengths ; 3 miles of copper trolley wire ; 14 miles of stranded 
copper feeder cable with weather-proof insulation. Particulars 
from Chief Electrical Engineer.— Reuters Trade Service, 


Nuneaton.— September 20th. Electricity Department. 


UM L.T. switchgear, connecting cables and accessories. (August 
13th. 


Rothwell.—Yonks.—September 8th. Urban District 
Council. Internal electric wiring of 54 houses for Urban District 
Council. Particulars from the Clerk. 


South Africa.—JOHANNESBURG.—September 6th. Gas 
and Electric Supply Department. Class А. One or more light 
electric passenger vehicles. Class B. One or morelight electric 
delivery vehicles. (August 13th.) 


Stockton-on-Tees.—August 30th. District Fund, Gas 


and Electricity Committees. Articles and stores for six months. 
(August 13th.) 


Uganda.—February 19th, 1921. Government of the 
Uganda Protectorate. Tenders invited for a concession of a 
portion of the Ripon Falls of the Nile. (See this column in our 
issue of Jaly 30th.) | 


Walthamstow.—September 8th. Urban District Council 
Electricity Department. Two water-tube boilers and economisers ; 
one 5,000-KW. turbo-alternator and condensing plant; one 1,500-Kw. 
and one 1, 000-K W. rotary or motor converters; one natural- 
draught cooling tower; E.H.T. and L.T. switchgear; E.H.T. cables. 
(August 13th.) i 


Warrifgton.— September 7th. Electricity and Tramways 
Committee. Surface condensing plant, (August 6th.) 


West Ham.—September 9th. Board of Guardians. 
Electrical fittings for six months. Mr. T. Smith, Clerk to the 
Guardians, Union Road, Leytonstone, E. 11. 


CLOSED. 
Hoddesdon.— Urban Council : 


New Destructor Co., Ltd., repairs to dust destructor, £282. 


FORTHCOMING EVENTS. 


Institute of Metals. — September 15th and 16th, at Barrow.in-Furness, 
Autumn Meeting. 


Machine Tools & Engineering Exhibition at Olympia.—September 4th to 
September 25th, 


Municipal Tramways Assocíation.—At Cardiff, September 15th to 17th. 
Annual Conference. 


Institution of Mining Engineers. — Wednesday, September 15th. At the 
Town Hall, Manchester, at 10.80 a.m. Annual General Meeting. Septem- 
ber 16th &:d 17th, visits to places of interest. 


Off-peak Loads: Refrigeration.—In le Génie Ciril, 
the advantages of ice-making as an off-peak load for small elec- 
tricity works are detailed, a special feature of this load being the fact 
that it is heaviest during the summer, when the normal load ig at 
the minimum. М. Follain, in the Ingenieur Constructeur, gives 
figures showing that with a consumption of 600 Kw.-hours, 18 
hours per day, during five months, an output of 25 kg. of ice per 
KW.-hour supplied to the refrigerating machine can be secured, or 
225 tons a day. This, he shows, can be done on a commercially 
profitable basis, 
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NOTES. 


Origin of the Elements.— This was the title of a 
paper recently presented to the Physical Society of London 
by Dr. J. Н. Vincent, who explained that atomic weights were 
regarded as the weighted mean values of the atomic weights 
of the isotopes of the elements; but it was assumed that, 
as а rule, the atomic weight wus near that of some one 
isotope. Figures and tables were drawn up showing how 
this accounted for the values of a lurge number of atomic 
weights, if one also assumed that the weights and positions 
in the periodic table of any isotope were conditioned by laws 
similar to those holding in the recognised radio-active families. 
The elements were all supposed to be derived from parent 
elements by processes known to occur in actively radiating 
families; but their radio-activity was not in general detectable 
by the usual means owing to the velocity of expulsion of the 
particles being low. ‘The possibility of the reversibility of 
some radio-active processes was regarded favourably. The 
various difficulties in connection with the views advocated 
were discussed, and some suggestions for experiments were 
made. Finally, the theory wus used to expluin the so-called 
laws of the atomic weights of elements of low atomic weight, 
and the shape of the curve obtained when the atomic weights 
were plotted against Moseley's numbers. 

Prof. A. О. Rankine explained that discovery in physics 
had been making very rapid strides, particularly in relation 
to the dimensions and constitution of atoms. "There were, in 
addition to the remarkably copious information regarding 
isotopes obtained by Dr. Aston, two other equally truitful 
researches, the results of which had been recently published. 
He referred to the connection between atomic dimensions and 
atomic number revealed in July by Prof. W. L. Bragg at the 
Royal Institution, and to Sir E. Rutherford's discovery— 
announced in the Bakerian lecture—of а new isotope of helium 
obtained by disintegrating oxygen. In such circumstances, 
Dr. Vincent might be regarded as rather bold in having pre- 
sented. his paper when he did. But the speaker felt con- 
vinced that, although the views expressed would have to be 
modified in details as discovery proceeded, the new discoveries 
were themselves most likely to point to connections between 
the elements on а broad basis similar to the lines indicated 
by Dr. Vincent. It might, indeed, turn out that the changes 
suggested by the author were not actually spontaneous or 
radio-active, but that they might be effected by the supply 
of energy from outside. 'The speaker did not see what justi- 
fication there was in assuming that every element which 
was a mixture of isotopes was bound to have a predominant 
isotope which had an atomic weight equal to the integer 
nearest to the mean atomic weight of the mixture. There was, 
indeed, definite evidence that this was not always the case. 
In the case of bromine, the accepted atomic weight of which 
was 79.92, there was no isotope of weight 80, but bromine 
was a mixture in very nearly equal proportions of two isotopes 
79 and 81. Thus there was no bromine of zero isotopy, as 
assumed by Dr. Vincent. 

Dr. Vincent, replying, said it was purely an assumption on 
his part to take the predominant isotope as always existing. 
1% was very rarely indeed that it did not fit in with the facta. 
He had purposely kept off the subject of end products in 
the meantime. There were some well-marked alphatopic 
series among classes 1 and 2. 


Electro-deposited Thermo-Conples, —In a paper recently 
read before the Physical Society of London, Mr. W. Hamilton 
Wilson and Miss T. D. Epps gave an account of the con- 
struction of thermo-couples by- means of electro-deposition. 
The method, which was devised to overcome the difficulty of 
making satisfactory soldered joints between the elements of 
thermopiles having a large number of closely-packed junc- 
tions, consisted of using а continuous wire of one of the 
elements, and coating those parts of it which had to form the 
other eleinent with an electrolytic deposit of another metal. 
If the conductivity of the latter was considerably greater 
than that of the former, and a fairly thick sheath was 
deposited, a thermo-couple was produced which was not 
appreciably impaired in efficiency by the short-circuiting 
effect of the core. Constantan wires, coated with either copper 
or silver sheaths, were found to be suitable for most purposes. 
In the discussion that followed the reading of the paper, 
Mr. R. S. Whipple explained that there were inany cases 
in which the device would be of the greatest service to 
physicists;. for instance, in the measurement of radiation. 
He mentioned that Prof. Hill, of Cambridge, had recently 
been measuring the rise of temperature of nerves in action 
by means of these couples. Мг. F. E. Smith explained that 
the method would be a great labour-saving device, and Dr. 
J. S. Anderson emphasised its utility for spectro-radiation 
work, as the total breadth could be made very small and a 
large number of junctions per centimetre employed. He had 
used such couples, and. was very pleased with them. In his 
reply to the discussion, Mr. W. Il. Wilson said there would 
be no difficulty in measuring low surface-temperatures with an 
instrument employing these junctions. As regarded measure- 
able temperature difference, he had not gone beyond about 
1/1,000 deg. C. He had not tried Wollaston wire, but he 


found that а patent had recently been applied for using such 
wire and dissolving off the sheath from one element.“ Many 
of the couples shown were wound on lathes. In other cases 
the grooves were lathe-cut and the wire put on by hand, 
which was almost us quick. His results appeared to be due 
to ordinary thermo-electric effects. l 


The Engineering Training Organisation — The attend- 
ance of members of the Organisation at the meeting held at 
the Institution of Civil Engineers on Wednesday last, was 
rather unsatisfactory, as important resolutions were dealt with, 
alfecting the future of the work carried out by the Organisa- 
tion during the past three years. Sir Maurice FITZMAURICE, 
C.M.G., who occupied the chair, said that in 1917 when the 
body was formed, it was not to be expected that engineering 
firms would be able to give much attention to the subject, as 
their whole efforts were required in the production of war 
matériel, but the three leading Institutions gave a subscription 
of £250 each, which was probably meant to be an annual 
subscription. The post-war response to their appeals, how- 
ever, was a very small one, and as a consequence the Organi- 
sation now found itself unable to continue as а body owing 
to lack of funds. 

Mr. C. H. WORDINGHAM, C.B.E., said that it was through 
no fault of the Executive that the present unfortunate posi- 
tion had been reached, but circumstances beyond their control 
had forced them into it. 

Sir WILLIAM ELLIS expressed his indebtedness to Mr. Word- 
ingham for the way in which the latter had taken over the 
chairmanship of the Executive. The Organisation had found 
that its scope, as originally formulated, was not wide enough. 
The outcome of the work had been to compile a vast amount 
of statistica and information regarding the conditions of 
apprenticeship in this country, and their labours, therefore, 
had not been in vain. Sir William blamed the heavy taxation 
imposed upon industry for the lack of financial support. They 
had found that placing boys in engineering works was no 
simple task, as the majority of firms had long waiting lists 
of candidates for apprenticeship. ` 

Mr. WonbiNGHAM then submitted four proposals to the 
meeting, the substance of which was as follows: That the 
Executive Committee should be authorised to negotiate with 
the Employers’ Association and the Federation of British 
Industries, with a view to one of those bodies taking over 
the duties of information gathered by the Engineering Train- 
ing Organisation, and that from the date of the transfer of 
activities to either body, the Organisation should cease to 
exist. 

Sir W. Extis said that the Council had kept а small balance 
in hand, and this would be handed over to the body agreeable 
to taking over the work. 

Votes of thanks were then passed to Mr. Berriman, who, 
in reply, said much credit was due to his secretarv; to Mr. 
Wordingham, and to the Daimler Co. for the facilities and 
help afforded the Organisation. 


London Street Accidents.— During the year 1918-19, 
says the report of the Commissioner of the Metropolitan Police, 
688 persons were killed, and 19,027 injured in street accidents in 
the London area. Before the war the yearly loss of life in London 
street accidents was rising ; in 1913 the total killed, 596, and the 
lives lost by the agency of motor-omnibuses and electric tramway 
cars, 190 and 58 respectively, had not been reached in any previous 
year. The reduction in omnibus traffic during the war reflected 
itself in fewer accidents. In 1918 only 121 lives were lost by thia 
agency in London, but the toll taken by the tramway cars, which 
carried more passengers, was reduced by oneonly to 58. The latest 
police returns show that with increasing traffic motor-driven 
vehicles cause more accidents. In 1919 omnibuses accounted for 
136, but tramway fatalities fell to 41. A large increase appears in 
the number of deaths caused by other mechanically-propelled 
vehicles" ; in 1918 such vehicles killed 319 persons in London. and 
last year the number rose to 398. 'The total of all accidents 
caused by vehicles in London streets rose from 15.588 in 1918 to 
19,685 in 1919. Clearly street accidents are becoming more 
dangerous. There was never greater need for the constant 
monition of "safety first," with the practical addition of more 
street refuges. Daily Mail. 

A New Diesel Engine.— Мг. C. M. Schwab, chairman of 
the Bethlehem Steel Corporation (Ino.), U.8.A., announces that 
the company has perfected а new two-cycle internal-combustion 
engine, which is adaptable for ship propulsion as well as for 
stationary purposes, will produce the same horse-power as a four- 
cycle engine twice its size, and effects a saving of two-thirds of 
the fuel expense as compared with a steam-driven oil-fired vessel. 
A successful trial of the engine is reported to have been made in 
an ore-carrying ship. Sir Trevor Dawson, vice-chairman of Messrs. 
Vickers, Ltd., is reported to have said that similar results have 
already been accomplished by British engineers. 


Appointments Vacant.— Engineering assistant (£350) 
for the St. Helens Corporation Electricity Department; chief 
assistant (£450), mains assistant (£200), four improver assistants 
(£2 to £3), for the City of Worcester Electricity Department ; 
junior assistant engineer (£350) for the Corporation of Wimbledon 
Electricity Department ; telegraph engineer (£180) for the Govern- 
ment of the Gold Coast ; general works manager for the English 
5 Co., Ltd. For particulars see our advertisement pages 

9-day, | 
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The Threatened Coal Strike.—A correspondent writes :— 

Leeds.—Industrial conoerns are trusting in Providence that the 
strike will not materialise, and coal traders say that there has been 
no particular rush of orders. Stagnation in the textile trade has 
released much coal for other industries. The city electricity 
department is stated to be fairly well situated, having a stock 
of coal sufficient to last about four weeks at ordinary working, 
апа longer by curtailment of output and consumption of electricity. 

Bradford,.—lndustrial concerns are not greatly worried here, 
because trade is slackening. Domestic supply is rather good, 
owing to wise stocking in advance. The electricity and gas 
departments are not so well placed, and neither is likely to be 
able to continue producing through anything like a lengthy strike. 
A couple of weeks is mentioned as somewhere about the limit of 
endurance. Special emergency stocking has been handicapped by 
the advent of the local general holidays. 

Halifa.r.—The electricity and gas departments are in a position 
to withstand a strike for some considerable time, probably seven to 
eight weeks in the case of the former. and at least a menth in the 
case of the latter, so long as there is no waste by consumers. 
Industrial coal stocks are low. Good quality house coal is short, 
though there is a fair amount of common quality. Some 3,000 
tons has been stacked in various yards in anticipavion of a possible 
winter shortage. 

Doncaster.—Owing to recent restrictions in coal supply the eleo- 
tricity and gas departments here have been unable to atock, and if 
there is a strike have only about three weeks’ coal supply. 

Black Country.—ln the event of a miners’ strike, the Shrop- 
shire, Worcestershire, and Staffordshire Electric Power Co., which 
supplies many of the most important industries of the Black 
Country, would be able, with its present ooal stocks, to continue 
full output for five weeks. It is anticipated, of course, that there 
would be a heavy falling off in the demand, so that the supply 
should suffice for two months. 

Birmingham.—At the Electric Supply Department, the coal 
stock is sufficient for five weeks full output, or, probably, a 
decreased supply for a couple of months. 


Fatallty.— The Manchester City Coroner (Mr. W. W. 
Surridge) last week returned a verdict of " Accidental death " on 
Walter Eckersley (19), a linesman's labourer in the employ of the 
L. & Y. Railway Co., who died after being badly burned through 
coming in contact with a live rail on the railway line near 
Prestwich Station. Another linesman testified that Eckersley 
thoroughly understood the "live" rail and ita dangers, and said 
special regulations with regard to the working of the live rail 
were issued by the railway company in book form, and Eckersley 
had had а copy. 


Inquirles.—Makers of vitreous enamel for electric light 
shades, and firms that do enamelling, are asked for. 


Glasgow's Housing Exhibition.— Rapid preparations are 
being made for the Housing and Health Exhibition, which, under 
the auspices of the Corporation, will be officially opened at the 
Kelvin Hall of Industries, Glasgow, about the middle of September. 
So great has been the demand for space, that it has only been with 
difficulty that the management has been able to meet the wishes 
of all prospective stallholders, despite the fact that since the 
holding of a similar exhibition a year ago, the Kelvin Hall bas 
been greatly extended. The display will be one of unusual import- 
ance to everyone interested in the building and allied trades. 
Among tbe exhibitora will be the following :— 

Electrical Appliances, Ltd., Glasgow (electrical appliances). 

Western Electric Co., Ltd., Glasgow (electrical appliances). 

Falk, Stadelmsnn & Co., Ltd., Glasgow (electrical goods). 

Electric Suction Sweeping Co., London (sweepers). 

Glasgow Corporation Electricity Department (electric stoves and 
other domestic electrieal appliances). 

Allies Electric Lamp Co., London (electric lamps, &c ). 

R. & A. Main. Ltd., Falkirk (gas and electric stoves, &e.). 

The Exhibition will be under the direction of Mr. James M. 
Freer, who officiated in a similar capacity on the occasion of the 
last local Exhibition, when he was paid the unique compliment of 
a special vote of thanks from the Glasgow Corporation at the 
conclusion of the Exhibition. 


Commercial Motor Exhibition.—A Commercial Motor 
Vehicle Exhibition is to be held under the auspices of the Society 
of Motor Manüfacturers and Traders at Olympia, and will be opened 
on October 15th. During the week of the exhibition the Imperial 
Motor Transport Conference will hold а number of meetings. 

Motor road transport is entering more and more into every 
phase of national life, nor is it likely to diminish in importance 
while our coal difficulties are 80 great. An exhibition of the latest 
types of chassis and the proceedings of the conference should 
therefore prove of exceptional interest. 


Service Notes.— Lieutenant M. R. Kirby, Ncrth Riding 
Royal Engineers (Electric Lights Company) has resigned his com- 
mission, and retains his rank. Major A. V. White has resigned 
his commission in the Hants Fortress Royal Engineers (Territorial 
Force), in which he held field rank from June, 1916, and was 
associated with it from the outbreak of the war. Lieutenant E. E. 
Mann on retiring from the Hants Fortress Royal Engineers (Тег- 
ritorial Force), has been given the rank oficaptain, which he held 
temporarily during the war. The following subalterns of the 
same corps who were employed with the electric light companies, 
have resigned their commissions:—Lieutenants D. A. Bevis, G. J. 
McDonald, F. E. Pipe, H. W. Knapp, Н. С, Holroyd, F. А, Geary, 
and E. Н, Bond, all subalterns of 1916-17, 


Birmingham Electric Club.— The Club commences its 
winter session on September llth. The meetings are held on 
the second Saturday in each month, at the Grand Hotel, Colmore 
Row, at 7 o'clook. The arrangements for the first half of the 
session are as follows :— 
September 11th.—" Some Considerations with Regard to Low- 
Tension Switchgear,” by Mr. R. Gregory. 

October 9th. — " Thermo - Electric Currents as Applied to 
Pyrometry," by Mr. F. S. J. Pile, M.A. 

November 13th.—" Some Aspects of Modern Works Manage- 
ment," by Mr. H. C. Young, A. M. I. E. E. 

December 1Ith.— Annual general meeting. 


Terrestrial Magnetism.—O wing to the energy and well- 
laid plans of Dr. L. A. Bauer, the general magnetic survey of the 
earth is within sight of completion. The next atep in the cam- 
paign of the Department of Terrcstrial Magnetism of the Carnegie 
Institute at Washington, says the Journal of the Franklin Institute, 
is the promotion of additional observatories in various parts of the 
world. The dearth of such stations in the southern hemisphere 
led to a search for a suitable site in Australia. The spot finally 
selected is 12 miles west of Watheroo, on the Midland railway, 
132 miles from Perth, where the Government of Western Australia 
presented 240 acres of land for the observatory. Several lines of 
work will eventually be conducted at the institution, but up to the 
present not all types of work have been provided for. Observations 
in terrestrial magnetism began on January 1st, 1919, and meteoro- 
logical data are also obtained. 


ee 


OUR PERSONAL COLUMN, 


Lhe Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Colne Tramways Committee has recommended the appointment 
of Mr. J. THOMPSON, electrical engineer, as manager of the tram- 
ways, in succession to Mr. Richardson. Mr. Thompson will 
combine the two positions, at a salary of £700 a year. This has 
been confirmed, 

A presentation of a dressing outfit was made, on August 26th, 
to Mr. Н. AINSWORTH, assistant store- and time-keeper at 
Blackburn tramways shed department, Intack, who is leaving 
for Canada. 

Mr. С. BAILEY, who is leaving the Woking Electric Supply Co., 
Ltd., to take up duties in Bury, was presented, on Friday last, with 
an oak clock by the staff and employés. 

Мв. W. G. Товмев, A. M. I. E. E., chief assistant engineer to 
Newcastle and District Electric Lighting Co., Ltd., has been 
presented with a silver salver by the officials and staff upon the 
occasion of his leaving the company to take up the position of 
borough electrical engineer to Southampton Corporation. 

Мв. S. L. MARTIN has resigned the position of sales manager to 
Messrs. Robert Warner & Co., Ltd., as from August 27th. 


Obltuary.— H. L. Joty.—We learn with regret that Mr. Henri 
Louis Joly, A. M. I. E. E., M. C. J. S., died on August 26th. As an 
active promoter of the electric vehicle, and an authority on storage 
batteries, Mr. Joly had accomplished valuable work in the electrical 
field, and he was also an expert on Japanese art, of mature and 
refined judgment. 

F. R. BOARDMAN.—The death occurred at East Ham, on August 
19th, of Mr. Frederick R. Boardman, manager of the electrical 
department of Messrs. Marion & Co., and the inventor of an arc lamp 
and the Boardman light for photographers. He was 63 years of age. 


NEW COMPANIES REGISTERED, 


Jenner Light & Power Co., Ltd. (169,663).— The notice 
under this heading in our last issue should be amended by the omission of 
the name of Mr. C. G. Maisey, Warlingham, Jersey Road, Osterley Park, 
whe, we understand, has no financial or other interest in the company. 


Ventock, Ltd. (169,725).—Private company. Registered 
August 18th. Capital, £5,000 in #1 shares. To carry on the business of 
electrical, mechanical, constructional, and general cnyineers, manufacturers 
and workers of clectricity, electrical conduits, switchboards, and apparatus, 
&c. The subscribers (each with one 3 are: H. Craske, 20, Veronica 
Road, S. W. 17, engineer; G. D. Hine, 12a, Waterloo Place, S. W. 1, surveyor. 
The subscribers are to appoint the first directors. Registered office: Dire 
House, Victoria Strect, S.W. 1. 

R. Darbyshire, Ltd. (169,746).—Private company. Re- 


gistered August 19th. Capital, £10,000 in £1 shares. To acquire and turn 
to account any lands and buildings in the U.K., U.S.A., Canada, or else- 


where, and to carry on the business of electricians, mechanical engfneers, &c. 
The subscribers (each with one share) are: К. Darbvshire, 10, Upper Talbot 
Street, Blackpool, electrical engineer; W. Darbyshire, 27, Caunce Street, 


he first directors are: R. Darbyshire, W. 


Blackpool, electrical engineer, 
Registered office: 10, Upper Talbot Street, 


Darbyshire, and J. Hollas. 


Blackpool. 
Electro- Chemical Industries, Ltd. «1169, 790) Private 
Capital, #10, in 9,000 20 per cent. 


company, Registered August 2lst. 
cumulative pref. shares of £1 each and 20,000 ordinary shares of ls. each. To 
carry on the business indicated by the tide and that of smelters and reducers 
of ores and minerals, &c. The subscribers (each with one preference share) 
are: E. Howard, 79, Boyson Road, S.E. 17, secretary; К. Radcliffe, 34, Talbot 
Road, Bayswater, W. 2, secretary. Directors not named. Solicitors: Lloyd, 
Richardson & Co., 3, Howard Street, W.C.2. Registered office: Кереп 
House, Regent Street, London. 
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S. Dagnall, Ltd. (169,775).—Private company. Regis- 
tered August 90th. Capital, 25,000 in £l shares. To acquire the business 
of an electrical, mechanical, and general engineer and contractor carried on 
by R. S. J. Dagnall, as S. Dagnall,“ at 420, Stratford Road, Sparkhill, 
Birmingham. The first directors are: R. S. J. Dagnall, 490, Stratford Road, 
Sparkhill, Birmingham; S. Phillips, 394, Shaítmoor Lane, Hall Green, Bir- 
mingham. Solicitor: T. Coates, 57-8, New Street, Birmingham. Registered 
office: 490, Stratford Road, Sparkhill, Birmingham. 


Star-Port, Ltd. (169,801).—Private company. Regis- 
tered August 21st. Capital, £100, in £l shares. o acquire certain 
patents belonging to O' Neil's Recorder Syndicate, Ltd., and relating to the 
navigation of ships and otherwise, and to carry on the business of mechanical, 
clectrical, hydraulic, and general engineers and contractors, manufacturing 
of signalling and similar apparatus, &c. The subscribers (each with one 
share) are: C. A. Beldam, 57, Gracechurch Street, E.C., engineer; 
O'Neil, 57, Gracechurch Street, E.C., engineer. ‘The subscribers are to appoint 
the first directors. Registered office: 16, Philpot Lane, E.C. 


North-Eastern Welding Co., Ltd. (11,390).— Private 
company. Registered in Edinburgh August 21st. apital, £10,000 in £1 
shares. Fusers of metal (electrically ог otherwise) for welding or repairs, 
metal workers and manufacturers, boiler makers, shipbuilders, shipwrights, 
electrical engineers, &c. The first directors are: Stewart H. Fullerton, 8, 
Gower Street, Ibrox, Glasgow, engineer; A. Proctor, Roman Wall House, 1, 
Crutched Friars, London, E.C.3, merchant. Secretary: J. T. Simpson. Re- 
tistered office: 146, Union Street, Aberdeen. 


Oldfield Engineering Co., Ltd. (169,770).—Private com- 
pany. Registered August 20th. Capital, £10,000 in £1 shares. To carry on 
the business of engineers, millwrights, manufacturers of rubber machinery, 
gas and oil engines, electrical and gasworks pnt &c. The subscribers (each 
with one share) are: J. W. J. Walker, 24, Rivington Road, Pendleton, Man- 
chester, works director; J. Hodges, 89, Albert Avenue, Sedgeley Park, Prest- 
wich, electrical engineer. The subscribers are to appoint the first directors. 
Solicitor : S. Taylor, 8, John Dalton Street, Manchester. 


Advance Engineering Co., Ltd. (169,755).—Private com- 
pany. Registered August 20th. Capital. £10,000 in £1 shares. To carry 
on the business of mechanical, motor, electrical, marine, mining, consulting, 
and general engineers, &c. The first directors are: J. V. Coonan, 403, Spring 
Bank West, Hull; W. F. Hall (managing director), Halcyon, Avenue Halcyon, 
Hessle; H. R. Hall, 4, Alliance Avenue, Hull; D. N. Livingstone, 19, Ape 
Street, Anlaby Road, Hull; W. E. Shuttlewgrth, 216, Victoria Avenue, Hull. 
Registered office: 195, High Street, Hull. 


Steyning Electric Light Co., Ltd. (169,904). Registered 
August 96th. Capital, £10,000 in £1 shares. To acquire the business carried 
on by S. C. D. Oxley at Steyning, as the ''Steyning and District Electric 
Lighting, Heat and Power Supply Co.“ Minimum cash subscription, £7. 
The first directors are: W. L. Burt. Penland,” Steyning, Sussex; W. A. 
Carter, The Gables, Bramber, Sussex; G. A. Flowers, Steyning, Sussex, 
solicitor; A. Linfield, '' Thistledown," Bramber, Sussex; G. S. Mitchell, 31, 
London Road, Horsham, Sussex; E. Prior (managing director), 30, Church 
Road, Burgess Hill, Sussex; H. G. Sugden, ''Burletts," Bramber, Sussex. 
Qualification : Secretary: S. C. D. Oxley. Registered office: High 
Street, Steyning, Sussex. 


Institute of Transport (169,896).—Registered August 
96th, as a company limited by guarantee, not formed for purpose of profit, 
the word “limited " being omitted from title by licence of the Board of 
Trade. The number of members is unlimited, and each member is liable 
for not more than #1 in the event of winding up. The objects are: To 
promote and encourage knowledge of traffic science and the art of transport, 
and the means and appliances connected therewith, to provide facilities for 
study and the exchange of ideas, to grant certificates, medals, diplomas, and 
scholarships, to raise the status of those engaged in traffic and trans- 

t, to promote exhibitions, to form a library, &c. ‘The income and 
property oí the Institute is to be applied solely towards the promotion of 
its objects, but payment in good faith of interest, and not more than 5 per 
cent., on any loans advanced by members, to promote the objects of the 
Institute. The Institute is to consist of members, associate members, gradu- 
ates, students, and honorary members. Members and associates only are 
to be members ”' for the purposes of the Companies’ Acts. They must have 
had respectively 10 or 5 years’ experience involving official responsibility in 
dealing with traffic or providing transport or works connected therewith, or 
fulfil other specified conditions. Members and associates may describe them- 
selves as M. Inst. T., and A. M. Inst. T." The following have consented 
to become members of the Council, viz.: Sir Eric С, Geddes (Minister of 
Transport); J. Allen (Oxford Steam Plough Co., Ltd.): Lord Ashfield; J. 
Bagwell (general manager, G.N.R., Ireland); Н. К. Blain; Sir A. A. 
Booth; Sir J. . Broadbank (Member, Port of London Authority); 
Sir A. H. Butterworth (general manager, N.E.R.); H. P. Currie; Sir F. 
Dent; G. A. Dutfield; Sir J. E. Eaglesome (general manager. Aire & Calder 
Navigation); Sir S. Fay (general manager, G.C.R.); Sir H. Fitzmaurice; 
S. E. Garcke (director, British Automobile Traction Co., Ltd.); H. H. Gordon; 
J. B. Hamilton (commercial manager, City of Leeds Tramways); Sir W. 
Joynson Hicks, M.P.; R. J. Howley; Sir L. L. Macassey, K.C.; D. A. 
Matheson (general manager, Caledonian Railway); Sir Н. P. Maybury (direc- 
tor-general of Roads); J. C. Mead (Mead. Son & Hussey); J. M. McElroy; 
Sir P. A. M. Nash „ of Traffic): Sir J. W. Orde (secretary 
and general manager of R. A. C.): S. Preston (member, Canal Control Com- 
mittee); Sir W. Raeburn, M. P.: Sir A. Read (managing director, Coast Lines, 
Led.): G. Renwick; Sir A. Stanley (chairman, Tramways and Light Railways 
Association); E. S. Shrapnell-Smith (Transport Director); F. Tatlow (general 
manager, M.R.); Sir H. A. Walker (general шалак L. & S. W. R.): J. 
Willmot, and W. Wolsey (director, Thos. Tilling, Ltd.). Solicitor: R. D. 
Baxter, 12, Victoria Street, S. W. Registered office: 2-3, The Sanctuary, 
S. W. 1. 


OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES. 


H. E. Steele, Ltd.—Two mortgages dated August 9th 
and 17th, 1990, to secure £2,350 and 26,000 respectively, charged on certain 
land and premises in Westgate and High Street, Cheltenham. Holders: J. P. 
Winterbotham, Essex Place, Cheltenham, and H. Ripley, J.P., 41, Hans 
Mansions, S.W 


Slack & Parr, Ltd.—Satisfaction in full on May 18th, 
1920, of debentures dated July 3151, 1917, and June 26th, 1919, securing £300 
and £1,000 respectively. 


J. E. Lester & Folwell, Ltd.—Two mortgages dated 
August 17th, 1920, to secure £21,500 and £3,500 respectively, charged on 60, 
London Road, Leicester, and stables, &c., in rear thereof. Holders: North- 
amptonshire Union Bank, Ltd., and C. Fox, Cropstone, Leicester. 


Tok Manufacturing Co., Ltd.—Particulars of £2,000 
debentures authorised July th, 1920, whole amount issued, charged on the 
company's undertaking and property, present and future, including uncalled 
capital. 


F. E. Baker, Ltd.—Particulars of £15,000 debentures 
authorised August llth, 1990, whole amount issued; charged on the com- 
pany's undertaking and property, present and future, including uncalled 
capital. 


Precision Engineering Co., Ltd.—Issue on August 12th, 
1990, of £500 debentures, part of a series. 


CITY NOTES. 


Ав a result of the war and the inter- 
The Zurich Bank nationality of its transactions, the directors 
for Electrical of the Bank fur Elektrische Unter-neh- 

Undertakings. mungen of Zurich have been compelled 

to bring forward a drastic scheme of re- 
construction in order to terminate the present unfavourable 
situation of the undertaking. The bank was formed many 
years ago with the co-operation of the German A.E.G. group 
not only as & holding company, but also as a financing com- 
pany for electrical undertakings in different countries, par- 
ticularly German, and its development in the course of years 
has been regularly recorded in the columns 'of this journal. 
The collapse of the currency of Germany and Russia, and 
the heavy depreciation in those of Italy, France, and Belgium 
are the primary causes of the present disaster. 
. The directors of the bank have issued a statement announc- 
ing that the accounts for the financial year ended on June 
30th, 1920, after the absorption of the whole of the reserve 
funds, show a loss of 6,060,000 fr., as compared with a 
deficiency of 4,131,000 fr. in 1918-19. Moreover, there exists 
what must also be considered as a loss, namely, the un- 
covered exchange losses amounting to 49,344,000 fr., as 
compured with 18,509,000 fr. in the preceding year. These 
have hitherto been entered as assets as a result of the order 
issued by the Federal Council in December, 1919, con- 
cerning the consequences of depreciations in the cur- 
rencies held by companies and co-operative societies. In 
view of these unfavourable results which are solely due 
to the depreciation .of foreign currencies, particularly 
the exchange for the German mark, the directors con- 
sider that they are no longer authorised to continue the 
repayment of capital. The holders of the 5 per cent. cash 
notes and the 4 per cent. bonds maturing on August 3lst 
and October Ist, 1920, have therefore been asked to consent 
to postponement until the submission of a comprehensive 
scheme of reorganisation. The scheme will aim at adapting 
the claims of the various parties interested to the actual 
conditions now existing, and the capacity of the bank, without 
causing any displacement of the existing mutual rights of 
creditors and shareholders. 

The following arrangement is proposed for these purposes: 
(1) The substitution for the bonds, cash notes, and other 
debts, of preference shares having & cumulative dividend of 
6 per cent., and capable of being redeemed by the company 
at a rate of premium yet to be fixed; (2) the removal of the 
existing book deficiency by reducing the ordinary share capital 
to one-fourth of its nominal amount; (3) the replacement of 
the sum of 750 fr. by which each share is written down by 
the issue of a profit share of no nominal value, but having а 
claim on the distribution of profits after the satisfaction of the 
cumulative dividend of 6 per cent. on the preference shares, 
as well as a non-cumulative dividend claim of the ordinary 
shares also of 6 per cent.; and (4) a corresponding rearrange- 
ment of the legal conditions in the event of liquidation. 

The existing share capital, which is said to be now mainly 
held in Switzerland, would be reduced under the scheme 
from 75,000,000 fr. to 18.750.000 fr. The bonds at the end 
of 1918-19 amounted to 84,340,000 fr., while cash notes for 
10,000.000 fr. were in circulation at that time. It is men- 
tioned that full details of the scheme will be given in the 
company's forthcoming annual report. 


Stock Exchange Notices.—Dealings in the following have 
been specially allowed by the Committee under temporary 
regulation 4 (3).— 

idland Electric Corporation for Power Distribution. 30, 000 
ordinary shares of #1 each, fully paid, Nos. 1 to 30,000; and 
250,000 new ordinary shares of £1 each, 108. paid, Nos. 30,001 
to 280,000. 

Mather & Platt.—210,000 new ordinary shares of £1 each, 
бв. paid, Nos. 1,050,001 to 1,960,000. 


Clarke, Chapman & Co., Ltd.—Dividend at the rate of 
7 per cent. (7s. per share) per annum, less tax, on the 7 per 
cent. preference shares for the six months ended June 30th, 
and an interim dividend of 5 per cent. (1з. per share) on 
the ordinary shares. 


Canadian General Electric Co., Ltd.—Dividend of 2 per 
cent. for the three months to September 30th on the common 
=- апа 34 per cent. for the half-year on the preference 
stock. 


Newcastle-upon:Tyne Electric Supply Co.—Interim divi- 
dend of 24 per cent. on the preference and ordinary shares, 
less tax. First dividend on the new 7 per cent. cumulative 
preference will be paid September 30th, calculated on the 
amounts paid up. 


‘City of London Electric Lighting Co.—Interim dividend 
of 74 per cent. per annum (9з. per share), less tax, on ordinary 
shares. Dividend of 6 per cent. on cumulative preference 
shares. 


Kalgoorlie Electric Tramways, Ltd.—The accounts for 
1919, after deducting £3,750 for depreciation, show a debit 
balance of £49,590 to be carried forward. Financier. 


812. 


Vickers, Ltd.—Interim dividends for the half-year ending 
June 30th of 23 per cent., less tax, on the preferred 5 per 
cent. stock and 5 per cent. preference shares. 24 per cent., 
free of tax, up to 6s. in the £, on the cumulative preference 
shares. The question of interim dividend on the ordinary 
shares 1s to be settled when the accounts for the years 1916 
сү inclusive, are ready for presentation to the share- 
holders. 


Centrale Pour l'Industrie Electrique.—During last year 
the Centrale Pour l'Industrie Electrique did business which 
brought in 1,049,587 fr. net profit, as against 691,009 fr. in 
the previous 19 months. The dividend was maintained at 
26 fr. per share. There was no distribution of dividends in 
1917.—Heuter's Trade Service. 


Stewarts & Lloyds.—Interim dividends at the rate of 6 
per cent. per annum on the preference and at the rate of 10 
per cent. per annum on the preferred ordinary shares for the 
June half-year. 


STOCKS AND SHARES. 


TUESDAY EVENING. 

THE shadow imposed upon Stock Exchange markets by the 
` threatened coal strike has already been to some extent relieved 
by the developinents of the past few days. Throughout what 
some people call the crisis, the House steadily declined to 
credit the idea of the strike coming to a head, the assumption 
being that with the public so much opposed to it, and the 
voting of the men being so considerably in the hands of boys, 
it is impossible to suppose that there can be any real fear of 
such a disaster as a strike would involve. Consequently 
prices have not been flat, although they gave way in certain 
cases on apprehension of selling. Anyhow, the public senti- 
ment is more cheerful, and Stock Exchange quotations are 
following this. The firmness of gilt-edged stocks is worthy of 
notice as exemplifying the steady investment business which 
continues to flow into Stock Exchange channels in spite of the 
о season and the depressing influences at home and 
abroad. 

The lock-out which is proceeding in various sections of the 
electrical industry is only part of a policy that is being pursued 
in other branches of trade. Employers have got to that point 
at which they decline, in numbers of cases, to accede to any 
further demands on the part of labour, and, exasperated to the 
full limit of their patience, they are deciding to close down 
until a more reasonable frame of mind supervenes amongst 
their employés. ‘The position is, of course, unpleasant enough 
for holders in the shares of companies affected by the disturb- 
ance, and makes one more reason for dullness in the shares of 
the electrical manufacturing department. Edison-Swans fell 
back to 158. 3d., before they recovered 1s., and Electric Con- 
structions are weak at the former price. Siemens fell to 
23s. 6d. India-Rubbers gave way to 25s., Cromptons lost an- 
other 18. at 17s. 6d. 

So far as electricity supply shares are concerned, there are 
nut many changes on the week. South Metropolitan prefer- 
ence fell to 17s. ex dividend; Chelseas are better at 23. The 
rise in the price of coal has come as an unpleasant incident 
just now, more especially as the miners profess to be working 
for а substantial reduction in price as one excuse for their 
threatened strike. It is naturally supposed that earnings of 
illumination companies will be affected by the rise in coal if 
this is permanent. 

Meanwhile, the City of London Company has declared an 
interim dividend at the rate of 74 per cent. per annum, being a 
rise of 14 per cent. as compared with that of a year ago. This 
is a distinctly cheering performance, and has made the price 
of the shares а little firmer at 23s. üd. Moreover, it encour- 
ages the hope that, after all, electric lighting companies may 
be able to maintain their aistributions of last year provided 
the coal outlook clears up before the final accounts are adjusted, 
for which, of course, there is plenty of time. ‘The yield on the 
leading shares is exceedingly good, and when 10 per cent. or 
thereabouts can be obtained from investment in Westminsters, 
as well as other first-class shares in the list, it is not likely 
that proprietors are going to part with their holdings at such 
levels as rule to-day. 

The market in cable shares is better, Eastern Extensions 
hardening to 143 und Globes to 15, although these improve- 
ments merely replace falls which occurred last week. Anglo- 
American preferred is a point up at 804. Marconis have kept 
steadily around 2 13-16. Marconi Marines, after touching 18, 
went back to 3ls. 3d. The American Telephone and Telegraph 
Company 18 Joining forces with the General Electric Company 
of New York, and associated with these is the Radio Corpora, 
tion, more familiar on this side as the American Marconi Com- 
pany, dealings in the shares of which are not yet permitted 
in the Stock Exchange. 

Home Railway stocks are inclined to recover after passing 
through a period of weakness on account of the coal outlook. 
Underground incomes at 554 are 2 points lower, and the £10 
shares at 32s. Od. have fallen 2s. 6d. Central London ordinary, 
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and Metropolitans are both down. Nor is the foreign list in 
much better case. Mexicans are heavy, and British Columbia 
Electric preference at 524 are 2 down. Iron, steel, and kindred 
shares are better. There was a sharp fall in Vickers to 21s. 3d., 
on the passing of the interim dividend, but a recovery to 
24s. 6d. occurred early this week, and was accompanied by sub- 
stantial improvement in various other armament, engineering 
and coal issues. The rubber market is very quiet, with the 
price of the raw produce about 15. 94d. per lb., and no business 
worth mentioning in any of the various sections devoted to 
rubber shares. 

From the spectacular point of view, the principal feature 
of the last few days has been the rise in dollar securities. 
Owing to the drop in the value of the £ in terms of the 
dollar, Montreal Light & Power Common shares have risen 
20 points to 290. Improvements of 3 to 5 dollars have made 
Canadian General Electrics 123, New York Telephone 44 per 
cent. bonds 101, Kaministiquia capital shares 1104, Electric 
Development of Ontario fives 1113, Bell Telephone of Canada 
fives 110}, Shawinigan 134, and so on. There are probably a 
good many bonds of this class still held over here, and, 
although the New York exchange may move further against 
this country, it must be acknowledged that the current quota- 
tions are distinctly tempting from the point of view of those 
who take the longer outlook and who foresee the time when, 
with a less abnormal rate of exchange, such prices as those 
just quoted will certainly not obtain. "The securities are mostly 
out-of-the-way stocks, and the changes may not be noticed by 
holders unless brought to their attention in this manner. 
Against these sharp advances, the only fall to be chronicled 
is in Calgary Power shares, which have dropped to 124, a loss 
of 5 points this week. 


SHARE LIST OF ELEOTRIOAL OOMPANIES, 


Home ELECTRICITY COMPANIRS, 
Dividend Price 


— Aug 81, Yield 
1918. 1919, 1990. Riseorfall.  p.o. 
Brompton ee ee ee 8 19 ха =» 29 12 0 
Charing 89 eo eo 4 7 a — 10 15 6 
do. do. do ӨРӨ... 44 4 2 — 8 8 8 
Ohelsea.. ee ee ee ee 8 4 93 + i 7 5 8 
eu of London 24 vá oe 8 10 1 — 8 17 10 
O. do. 6 per cent. Pret, ee 6 6 17 = 6 17 9 
County of London ee ee ee 7 8 3 -— à 10 9 10 
do до. 6 percent. Pref, 6 6 8 — 78 0 
Kensington Ordinary ee "E 7 В == 906 
London HBlectrio  .. es ee Nil 23 1 — 600 
do. do. 8 per oent. Pref... 6 6 8xd +è 10 0 0 
Metropolitan. 0 ee ee e. b 6 23 -— 10 18 0 
do. 4 r cent, Pref, ee 43 43 2 i — 8 0 0 
Bt. James’ an Mall "T ee 10 19 6 — 91 9 
South London xs T T b 6 2 — 919 0 
South Metropolitan Pref, .. T 7 7 11/-xd e l- 8 4 8 
Westminster Ordinary .. ee 8 10 6 — 10 0 0 
TRLEGRAPHS AND TELEPHONES, 
Auglo-Am, Tel. Pref. oo T 6 6 8 +1 7 9 0 
do. Det. eo eo 88/6 là 17 == 811 6 
Chile Telephone ee ee ee 8 6 — *5 0 0 
Sub 0 eo ee eo 7 7 ü — і *9 6 8 
Extension "T ee ee 8 10 14 + *8 14 5 
Eastern Tel, Ord. .. ee ee 8 10 1494 — 06 14 4 
Globe Tel, and Т. Ord, ee ee 8 15 + à є 18 4 
до. до. Рте!, ee ee 6 6 83 -— 1 1 3 
Great Northern Tel, eo ee 22 91 — 10 4 8 
Indo-Buropean Se as ео 18 10 80 - 888 
Marconi oe ee ee oe 96 9б 2 6 =, 8 80 
Oriental Telephone Ord, .. ee 10 19 9 — *4 16 0 
United R. Plate Tel. ee ee 8 8 — * 1 0 
West India and Panama .. „„ 18 Nil н — Nil 
Western Telegraph.. oe өө в 10 15 — *$ 18 4 
Home RAILS, 
Central London Ord. Assented .. 4 4 414ха -1 9 12 10 
Metropolitan .. АР oe oe 1 1 194 — 3 6 8 3 
do. District is . Nil 16 == Nu 
n Eleotrio Ordinary.. Nil Nil 18 — i Nil 
o. do. “A” ee Nil Nil 5,6 — Nil 
do. do. Income b 4 553 —2 — 
Foreign Trams, фос. 
Anglo-Arg. Trams, First Pref, .. Nil 5 B ome 8 9 2 
do. do. апа Pret, ee Nil N — Nil 
Brasil Tractions  .. s . Nil Nil 41 — Nil 
Bombay Eleotrio Pref,  .. — 8 6 122 - 410 0 
British Columbia Elec, Rly. Pfoe. b 8 52 -2 910 6 
do. do,  Preferrred d b 48 — 7 а 6 
do. do. Deferred N 8 50) — 6 19 0 
o. do. Deb. ee a S, 65 — 7 14 7 
Mexico Trams 6 percent, Bonds. N 89 == Ni 
o. 6 per cent. Bonds. Ni Nil 23 == Nil 
Mexican Light Common .. „ МП Nil 18 — Nil 
do. Pref. ee es Nil Nil 28% - 2 Nil 
do. Ist Bonds „ Ni Nil 51 +1 Nil 
MANUFACTURING COMPANIBS. | 
Baboook & Wilcox ee ee e 16 15 9% — 06 0 6 
British Aluminium Ord, ee ee 10 10 1 — 10 0 0 
British Insulated Ord. ee ee 194 16 1 3 = 8 5 6 
Oallenders "t os eo 25 15 11 — 11 8 6 
” Pref, ee eo eo 64 63 18 / -— , y 4 5 
Oastner- Kellner is 22 oo 20 17 8 — 6 18 
Orompton Ord. S a ee 10 10 17/6 —1/- ll 8 
Edison-8wan, “A” ie ee 10 10 19/3 = 2/- 10 7 
do. do. брег cent. Deb, .. 8 5 784 — 6 6 
Bleotrio Construction ке ee 10 10 18/3 — 10 19 
Gen, Hleo. Pref,  .. oe ee 64 64 18/6 = 7 0 
do. Ord, ee ee ee 10 10 ly -— 97 6 
Henley ee ee se ee ee 25 16 121d +1/- 8 11 5 
do. 4% Pref., id гё "T 44 44 ха — 6 18 6 
India - Rubber. i “а ee 10 10 if ~ 9d *8 00 
Met.-Vickers Pref, .. ee oo == 8 2 — 7 6 2 
Biemens Ord... ee ee ee 10 10 33/6 - 1/- *8 10 2 
Telegraph Con, oe ee se 90 20 90 — 96 0 0 


* Dividends paid free of Income Tax, 
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—————— —— DEO HAVE Г ANNUM NN RN 
NOTES ON THE TEMPERATURE COMPENSATION OF MOVING-COIL AMMETERS. 


By F. T. CHAPMAN, D.Sc. and A. T. MORRIS, B.Sc. 


CONTINUOUS currents of any magnitude can be measured 
by means of а moving-coil instrument in conjunction with 
shunts of suitable resistances. The moving coil is usually 
wound with fine insulated copper wire, and the control 
springs, which also serve to carry the current into and out 
of the moving coil, are made of some alloy, such as 
phosphor-bronze. A modern shunt is constructed of strips 
of some material which has a very low resistance- 
temperature coefficient, such as manganin or eureka. These 
strips are soldered into large copper terminal blocks, to 
which the cables carrying thecurrentare bolted. Two small 
terminals on the copper blocks serve to connect flexible 
leads to the instrument circuit. Since the shunts are of 


practically constant resistance, a given current will apply a 
definite potential difference to the moving coil, and will 
therefore produce a given deflection on the instrument 
scale. If now the temperature of the moving coil varies 
by reason of changes in the air temperature and of the heat 
generated in it, its resistance will also vary to the extent of 
about 0:4 per cent. per degree Centigrade. This will cause 
the current and deflection to vary, also to the same extent, 
It has been suggested that if the shunts were all made of 
copper, this would automatically compensate for any 
temperature changes, and if the temperatures of the moving 
coil and shunt remained the same, this would be the case. 
However, the shunts would have to be rather bulky to 
obtain the necessary resistance, and in practice the 
cooling facilities of the shunt and coil differ greatly, so 
that temperature differences would be inevitable. In 
order to get adequate compensation for these temperature 
changes several methods may be adopted. 

Method I.—The first method is to insert an extra 
resistance made of manganin or eureka in series with the 
moving-coil circuit, and thus reduce the temperature 


coefficient of the whole system. If R is the resistance of 
the moving coil and control springs at 60° F., and if we 
put about 28 times this resistance of manganin in series, 
the temperature coefficient of the whole circuit will be 
reduced from 0°238 per cent. per degree F., to about 0°01 
per cent. per degree F. A change of temperature of 20° F. 
would then produce an error of only 0'2 per cent., which 
would be within the range of sub-standard accuracy. 
. However, putting such a large resistance in series with the 
moving coil necessitates а much higher voltage across the 
shunt in order to produce the normal working current in 
the moving coil. This voltage might be as high as one 
volt, and the shunt becomes unduly large, and a lot of 
power is also wasted. This method then is best applicable 


{о cases where such a high standard of accuracy is not 
necessary, and then the series resistance need not be more 
than, say, eight to ten times the moving-coil resistance. 
The diagram of connections employed in this method is 
shown in fig. 1. 

Changes in temperature also affect the instrument, in 
other ways than by changing the resistance of the moving 
coil, such as changing the strength of the control springs, 
and affecting the strength of the magnetic field produced 
by the permanent magnet. The errors thus produced will 
depend on the material of which the springs are made, and 
on the quality of the magnet steel, but the following are 
average values of the errors involved. Control springs 
decrease in stiffness about 0-02 per cent. per degree F. rige 
in temperature, and the permeability of the steel magnet 


decreases about 0:01 per cent. per degree F. rise. It will 
be observed that these errors tend to cancel out, and in 
many cases very nearly do so. 

Method I[.—The second method consists of using a four- 
armed bridge circuit made up of copper and manganin or 
eureka resistances. Opposite arms of the bridge are made 
of similar material, the moving coil being connected between 
two of the opposite junctions and the potential leads to the 
other opposite pair, as in fig. 2. 

It is found that if the resistance of each copper arm is 
about equal to the moving-coil resistance, and if each 
manganin arm is about one-third of the resistance of the 
copper arm, very good compensation is obtained. This 
compensation is, however, only between certain temperature 
limits, and there are many other combinations which will 
also give the required compensation. Itis proposed to show 


F 
F 


FI d. 6. 


in this article how the compensation is obtained, and also 
to show graphically how the compensation varies with 
different combinations of resistances in the bridge arms. 

Let R ohms be the resistan“e of the moving coil at 60? F., 
and let Rz be its value for a temperature T° F., so that z 
will be equal to 1 + (T — 60) 0:00238. 

In fig. 3 let A B, DO represent the arms of manganin 
wire, each of resistance R, ohms, and let a D, во 
represent arms of copper wire, whose resistance will be 
R,z ohms each. A constant current flowing in the shunt s 
will produce a constant potential difference between 4 and o, 
and we will call this v volts. | : 

Let с, е, с, be the currents respectively flowing in the 
arms R z, Ri, Ra 2. 
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Then we have v= с R. + e, Ra. we (1) be considered as some multiple of R, and wil] be taken as 
and also v=2¢,R, + RT. .. (2) equal to a R where a is a variable. 


and с, 
Therefore 2 ci В, + cR = ci R + (i —c)R, 2, 
whence с, =c(Rz + R, 7)/(R, 2 — в). 
Sabstituting this value of с, in equation (2), we get 
ү = 2c R (R + R /n, z — R) + RE 
= [2 RI R, + R (B + R,z)]/(B, z — RI) 
.. c = V (R, Z — RI), [R (R. + B, 2) + 2 RI R,] 


(r — z.) n (R, + B, 7) +2 R, R,] (3) 


This expression represents the current in the moving 
coil, and by substituting various values of + in it, we can 
see how c will vary with 7. 


Га. 7. 


Let r be infinite, then с approaches zero. If z equals 
RR, cis nothing, and if > is nothing, c has a value of 
minus infinity. By putting in other values of r, and giving 
R, Ri, R, definite values, we find the general shape of the 
curve for c is that given in fig. 4. 

When z = RR, represented by A D,v is zero, and for 
some value of A B greater than R,/R, the curve reaches a 
maximum. On either side of this value A B, the current c 


is approximately constant for а small variation of АВ and 
it is this part of the curve which is used to obtain the 
necessary compensation. The value of r at AB may be 
considered as unity, and tbe limits of v for temperature 
changes of, вау, 20° F. would then be 1 + 20 x 00238, i.e., 
between 1:0476 and 0:9524. We have seen that r must 
be greater than в,/в,, and hence R, will be greater than R.. 
In general, the resistance R of the moving coil will be 
known, and it remains to find what values of R, and n, will 
give us maximum values of c. The copper arm will now 


und these are given in fig. 7. 


Percenfage Error 
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. Fig. 5 shows the new arrangement of resistances. Let R 
be known, and let the copper arms have each a resietance of 
a В ohms where a is a variable quantity, and let n, be the 
resistance of the manganin arms, as before. Since we are 
now only considering changes in aR at а given temperature 
for which 7r equals unity, we can omit it from our 
expressions. 

Substituting a R for R, in (8), we get 

C = V (aR — RI) (R. + aR -2R, a) .. (4) 

Now v is constant and R is known, so that we can find 
how В, will vary with a. 

Differentiate equation (4) with respect to R ; 
then die dr = [ (а R? T 2 В, Ra + R RI) a — (а R m R.) 
(24 R + 2 R a + В,)] R? (R + 2a RI + aR)’. 

Equating this to zero we get 

a? R? — 2 a R R — 2 a R? — R? = 0... (5) 
whence RR = (1 + V 2 + 2 a)[a .. (6) 

By giving a different values we obtain a curve showing 
how the ratio к R, varies with a, and this curve is given in 
fig. 6. 

From this curve we see that if ais 1 and R is 8 ohms, 
then R, is 1 ohm, which was the combination previously 
mentioned. 

[п order to show how the compensation will vary with 
a, curves of current have been drawn for several values, 
From them it will be seen 
that as a increases, the curves get flatter near the maximum 
point, and hence the curr.nt will be more constant over a 
given range of temperature variation. 


It should also be observed, however, that the current c 
and the sensitiveness of the combination decrease as « 
increases, and we must therefore consider the effect that 
varying a has on the ratio between c and the total bridge 
current (с, + cy), and of the voltage across the moving coil 
to v, the shunt voltage. 

In fig. 5 let E be the voltage across R, the moving coil, 
and let 1 be the total current supplied to the bridge circuit 
through tbe flexible leads. 

We will suppose that n is one ohm and that v is 0:1 volt. 
It is required to find the ratios 1/с and v|& for different 
values of a. 

Now І = с, + c, and e, zz (R + о В) (а В — Ri), 

also c, = c, — с =c(R + RI)/ (u R — в), 

S0 ＋ 0, = c (a R T н + 2 / (a R в), 

or ½ = (a R T RI + 2x) (a R — Ry) e (7) 

From this equation the ratio 1/с mey be plotted for 
various values of u, and the curve is shown in fig. 8. 

With regard to the ratio r/e, from equation (4), we have 

г = V (a R -N) / R (R, + a R ＋ 2 Ri a) 

E = CR, 
ee 7K == (в, + aR + 2 n, а)[(а R — Ri). (8) 

This curve is also shown in fig. 8 for different values of a, 
and it will be noticed that as a increases the ratio т/с 
decreases, but the ratio v/e increases. For efficient working 
/e should be kept low, that is, a should have a high value, 
but at the same time v/e should be kept low, or a should 
have a low value. It will, therefore, be seen that a com- 
promise must be made, and probably a will have some 
value between 1 and 2. Using the same figures as in fig. 8, 
values of current have been calculated for two or three 
values of а over a given range of temperature, and the curves 


and 


v 
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in fig. 9 show the percentage error at various temperatures. 
From these it will be observed that very good compensation 
may be obtained without sacrificing too much sensitiveness. 


Method Il1I.—ln the third method, a manganin, or 
Eureka, resistance R, is placed in series with the moving 
coil в г, and a second copper resistance n, ris placed in 
parallel with R/ and к. A third manganin resistance в, 
is put inseries with both of these, as shown in fig. 10, 
which also shows the connections to the shunt 8. 

The value of c, the current in the moving coil, is given 
by the equátion— 

C = VR (RR, 7? + RI R T + R, R. 7 ＋ B. RI + Е, В), 
апі the curve of current for different values of . is some- 
what similar to that in the second method, compensation 


Rax 


FIG. 10. 


being obtained in the same way. The chief disadvantage 
of this method is the rather higher voltage required across 
the shunt. 

In conclusion, we would point out that the effect of the leads 
between the instrument and its shunt has not been included. 
Unless the resistance of these is kept low in comparison with 
tha& of the instrument, it will affect the compensation 
adversely. It is, however, comparatively simple to have 
leads of quite low resistance. There is one other assumption 
to which attention should be drawn—viz., that the tempera- 
ture of the copper bridge arms is the same as that of the 
moving coil. However, since all of them are heated by the 
currents they carry, the rise in temperature above that of 
the rest of the instrument, due to this cause, would be 
proximately the same for them all. 


LINE SHAFTING, COUPLINGS, AND 


JOURNAL SEATS. 
By J. T. TOWL:ON. 


Tire subject of the present article is“ Line-shafting, 
coaplings, and journal seats," and consideration will be 
eu to these, with the view of enlightenment as regards 
ihe comparative utility of the orthodox and the new, with 
Jeclal reference to their adaptability, or otherwise, to 
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through one or more bearings and couple up as one goes 
along, with keys and screws or keys alone. We need not be 
told how such a line of shafting generally runs, and we can 
visualise many running “out of true and wobbling about 
in such a way as to be a painful sight to a mechanic. 

And again, when for one reason or other, it is required 
to dismantle the shaft, i.e., to take it down out of its bearings 
and uncouple—that, indeed, is a bigger anda more tortuous 
job than its erection. The keyed couplings have to be taken 
off, and often the hangers have to be taken down, so as to 
get room for the shafts to be drawn out of their solid 
bearings. 

Now, my ideal of a line shaft and its appurtenances is 
this:—I must have a coupling, good and inexpensive, 
which can be fixed to the shaft in a few minutes, and taken 
off quite as quickly ; no matter how many times it is 
applied or taken off, no damage accrues, and it trues the 
shaft at the joint every time it is put on. It must have no 
keys, it must have no screws, and yet be just as firmly joined 
in respect of the various Jengths in the line as if it possessed 
both keys and screws. 

It must also have journal seats, equal to, and even better 
than, the usual solid bearings, but provision must be made 
for the whole of the line, or (when uncoupled) a part of 
the line, to be easily lifted out of its journals, and where 
no end motion is required, as in the orthodox bearings. 

How nearly the author’s design satisfies the ideal may ke 
judged from the following sketches and description. 

Fig. 1 shows А and в, the two ends of shafts joined 
together by the halved coupling c, and meeting at the non- 
square faces D. The two halves of the split couplirg 
are held together by nits, as shown, and, further, more 
intensely gripped to the shaft by means of Ше 80° seats, on 
which the tapers of the nuts bcar when pulled tightly up. 
The usual provision is made to allow of this by clearing 
the thread away a little on its entering side. 

The shafts have recesses 1 in. wide and 4 in. diameter, 
into whith corresponding parts of the halved coupli g fall. 
Now, it will be readily perceived that the provision of 
these shouldered recessess jointly with the non-square ends 
of the shafts, effectively locks both shafts together and 
compels them to run as one shaft. It is, as reasonably 
claimed, an automatic lock— firm, rigid, durable and always 
true—and may be applied or taken off in a few minutes. 
That is the coupling. 

Figs. 2 and 3 show the bearing:—a is the usual 
hanger, B is a bush. The bush is solid, and when the. 
bashes are drawn along the shaft, out of the way of each 
bracket, the shaft may be dropped into the brackets by way of 
the gap с, and the bushes pushed endwise into position and 
held by the screw р. To dismantle the shaft, slip the bush 
endwise, clear of the bracket, and lift the shaft out bodily. 
It is the opinion of the writer that such details as these 
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inexpensive erecting, and also (which is of equal import- 
ance) dismantling. | 

Take, for example, a line cf light shafting, say, 1 in. in 
diameter, having various muff-oouplings, keyed, or keyed 
and screwed, to their respective ends, 

Tae bearings for such а size of shaft would hardly be 
halved bearings, but would be solid. So, to erect such a 
shift it would be necessary to thread each length of shaft 


improvements comprehend may be called a system, and that 
manufacturers would do well to adopt it. Placed in good 
hands, each coupling should cost but a few coppers, and 
the bearings would be equally inexpensive to prcduce. 

The line shafting of such small dimensions as 1-in. dia., 
usually seen in factories and driven by electric motors, would 
be vastly improved both in appearance and in running costs 
by a wise application of the system set forth above, 
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BXTRA LONG-DISTANCE TRANSMISSION OF 
ELECTRICAL ENERGY. 


PRINCIPLES AND APPLICATIONS OF THE QUARTER-WAVE 
AND HALF-WAVE SYSTEMS. 


(Concluded from page 283.) 


Artificial Ha!f- Ware Linex.—Comparison between Tables V and 
VI shows that half-wave transmission makes possible transmission 
over a distance of 1,500 miles, or so, with better voltage regulation 
than is possible in ordinary transmission over one-fifth of tbis 
distance. Also, the power factor of the load has no considerable 
effect on the regulation of such a system. The question arises 
whether half-wave characteriatics cannot be imparted artificially 
to a shorter line. By modifying the inductance and capacity, can 
we not combine the high efficiency of a line, say, 300 miles long 
(Table VI) with the excellent voltage regulation of a half-wave 
system (Table V)? If we can do this for a 300-mile line, it will be 
easier to do it for a longer line, whilst for shorter distances 
ordinary transmission is sufficient. Let us begin by considering 
the case of an underground cable. 

Half-Wace Transmission for 315 miles (000 km.) by Underground 
Cable.—We may as well consider at once an extreme case, v. z., a 
phase pressure of 100.000 volta (173 000 volta between lines), and a 
conductor section of 5 sq. cm. in aluminium, or the equivalent in 
copper. In the absence of actual data concerning the 
characteristics of auch a cable, we may take r, = 0 07 ohms p:rkm ; 
І = 0'0003 henry per km.; and C, = ''1 mfd. per km. Leaving 
out of consideration for the present an increase in capic‘ty, we 
must increase І, to LI = 0 00 henry per km. in order to secure 
half-wave characteristics for a distance of 500 km. at 50 cycles per 
second. This necessitates the connection of inductance coil: at 
intervals in the line to increase the inductance by 0004 — 0 0093 
= ('0037 henry per km. 

Assuming the use of one reactance coil per km, this might be 
built to the following specifisation : — Iron section, 420 вд. em; 
length of iron, 80 cm. ; number of turns, 12. Magnetic circuit 
open at the ends, and even including some small gaps in its length 
во that there may be added to the ampere turns required by the 
iron those required by 2'5 cm. of air at equal induction. The 
weight of iron in such а coil would be 260 kg. When transmitting 
& maximum power of 100,000 KW at a minimum power factor of 
0'7, the current per phase = 333 amperes and the total effective 
current = 176 amperes, corresponding to an induction of 10,00) 
gauss. The loss in the plates is then about 800 watts, or, say, 
1,200 Kw. for all the reactances in a 500-Km. line, ?.«., about 1.2 per 
cent. of the delivered power. The Jength of the windinga is about 
45 m. per coil representing an addition of 4'5 per cent. to the 
resistance of the line. These losses might be reduced by adoptinz 
& more expensive construction for the reactances. By mounting 
the whole reactance on suitable insulatora, it wou!d be unnecessary 
to insulate the core from the windings for 100,000 volts. 

It is unnecessary to calculate the station pressure, current, and 
power factor as & function of the delivered load, because the resulta 
would be exactly analogous to those given later for overhead liner, 
Two points, must, however, be verified :—(1) The practically 
constant current at the centre of the line must be acceptable in 
value. Actually it is about 500 amperes, i.s., practically equal to 
the full-load current at the two ends of the line (2) The 
voltages at the mid and qua:ter-points of the line (which are the 
danger points) must be acceptable, with maximum current and 
lowest power factor. At соз ¢ = 077, with 333 amperes in phase 
&nd 339 amperes in quadrature, the voltage at the centre is 
95,200 volts, and at the quarter-point 126,000 volts, The maximum 
over-voltage is thus about 26 p2r cent., and, to reduce it, we may 
either :—(a) reduce the maximum current, ie., the power trans- 
mitted, or (0) obtain half-wave characteristios in the line by 
increasing thecapacity of the system and using smaller reactances. 
This method is considered more fully in connection with overhead 
lines. 

FHalf-Wave Transmission for 315 miles (500 Ат.) by Overhead 
Conductors,—The difficulties being greater, we may here consider 
two extreme cases, viz. —(1) Three 50 sq. mm. aluminium lines 
transmitting a maximum of 12000 Kw. at 173 000 volts between 
lines. (2) Three aluminium conductors of 400 to 500 sq. mm., 
transmitting up to 100,000, or even 150,00 Kw. The working 
frequency is taken to be 60 cycles per second in both cases. 

Case 1.— Тһе 50 sq. mm. line consists of three aluminium cables, 
0° cm. overall diameter, 450 cm. apart, and 12 m. (average) above 
ground. Then r = 0°65 ohm-perkm.; LI = 14'3 X 10 henry per 
km. ; Ca (between lines) = 0'008 mfd. per km. Adding an earth 
wire at the same mean distance, we have a supplementary capacity 
с, = 0'004 mfd. per km. The capacity with regard to earth is 
C. = 00064 mfd. рег km. It is not necessary to аса these com- 
ponent capacities, owing partly to the poor conductivity of the soil 
and chietly to the fact that each component is modified by the 
pre-ence of the others. The value taken for c, is, therefore, 00111 
mfd. per km. 

In order to obtain half-wave characteristics in the line by 
increasing the inductance alone, it is necessary to add about 
0`0315 henry per km. The transmission characteristics of the line 
may then be tabulated as in Table VII, from which it will be seen 
that :— (1) The light-load current is small and the power factor 
nearly unity. (2) The station voltaze is practically independent 


of the power-factor of the load, and the slight variation in this 


voltage with load can be provided easily by automatic regulators, 
(3) The efliciency is rather low, but could be increased by adding 


to the weight of conductors, which is at present about 17:6 kg. per 
KW. delivered. 

The current at the mid-point is 55'5 amperes, i.e., lesa than at the 
ends of the line. The pressure at the mid-point for 12,000 Kw. and 
сов ф = 0'7 is 10,300 volta; and at the quarter point is 133,000 
volts. This is an over-voltage of 33 per cent., which increases on 
overload unless the power factor be high. With a load of 
18,000 Kw. at about unity power factor, the voltage is 108,000 volts 
at the centre, and 105,000 volts at the quarter-point. 


TABLE VII.— HATLFT-WAVE TRANSMISSION FOR 315 MILES 
(500 KM) BY THREE 50 SQ. MM. OVERHEAD ALUMINIUM LINES. 


Delivered at 100,000 volts. Input. 

m E E — H— c EG 
| ency. 

Power, ‚ Power Current,| Pressure, Current, Power | Power, a, 

KW. | factor. , amps. volts. amps. | factor. RW, 

12,000 10 |400 | 106,900 | 452 1000 14,500 | 8217 
EEUU 1476 106,800 191 0932 14,650 81˙8 

Ох 500 106,800 541 0860 14,900 | 805 

| 07 | 5TL [|1069Co | 608 OSE 15260 | 757 

6,000 WU 200 103,700 252 Poo 1,850 5 76,5 
| oy 292 103,600 269 | (940 7,850 | 765 

608 |250 | 103,600 | 9293, 0876 | 7,950 | 755 

| 07 286 103.600 32:3 | 0799 8,000 | 750 
Open | ———-|——4-———-- — —— 
100,400 | 5 ˙1 T 09994. 1,530 — 


circuit | — 


Au'omatic circuit breakers might be installed to interrupt. over- 
loads at low power factor, and the points on the line which would 
be exposed to serious over-voltage in event of slow operation of the 
circuit breakers might be protected specially, or provided with 
reinforced insulation. Within certain limits, the voltage distri- 
bution along the line may be changed by not distributing the 
additional inductance uniformly. Also, the over-voltage on over- 
load might be reduced by increasing the «saturation in the 
reactances 80 ав to reduce the inductance to heavy currenta, but 
this expedient is not free from objections. 

M. Bunet shows that the requisite additional inductance (10315 
henry per km.) could be provided by connecting at intervals of 
10 km. in the line, reactance coils of 0'345 henry having an iron 
section of 720 sq. cm., length of iron 80 cm., and a number of 
turns 240. The weight of iron in such a reactance would be 
450 kg. ; the total iron loas would be less than 2 per cent. of the 
delivered power; and the reactance windings would add about 
3°5 per cent. to the line resistance. 

Case 77.—The cbaracteristics of the line with three 400 sq. mm. 
aluminium conductors would be :—7, = 0035 ohms per km.; І, = 
00012 henry рет km.; c, = 00143 mfd. per km.; LI (for half- 
wave characteristics) = 0028 henry per km. Table VIII 
shows the transmission characteristics obtained, and comparing 
this table with Table VI (relating to ordinary transmission of 
similar power by three 50U sq. mm. cables), it will be seen that the 
voltage regulation is incomparably better in the half-wave system, 
and that the station voltage can be regulated much more eaaily to 
maintain constant delivered voltage. А section of 400 sq. mm. is 
assumed above, but in order to allow for the losses in the reactance 
coils, the line section may be increased to БОО sq. mm., whilst 
retaining r = 0'085 ohm рег km. The two lines are then strictly 
comparable. 


TABLE VIIL—HALF-WaAvE TRANSMISSION FOR 315 MILES 
(500 k M.) BY THREE 400-80. MM. OVERHEAD ALUMINIUM LINES, 


Dolivered &t 100,000 volts. Input. | 
Ch E ыа MORI | gi Efc- 
Power, Power Current, Pressure, Current, Power Power, iency, 
KW. factor. | amps. | volts. . amps, factor. KW. | y" 
PENA | 
150,000 1°0 500 : 110,600 5011 | 1000 166,200 902 
09 556 | 110,700 | 5566 0 923 170 200. 88°93 
| 08 624 | 110,900 , 624'1 | 0'845 175,100 8576 
| 077 | 714 111,100 | 7180 | 0768 182,200 82°3 
75,000 10 , 250 | 105,300 2511 15000, 79,500 943 
| 09 278 105,300 2790 ! 0'911 go 400, 93:3 
08 i| 312 | 105,400 312˙5 0:829 | 81 90 91'6 
607 357 | 105,400 | 3572. 0738 | 83.400 900 
37,500 10 125 102,600 | 1261, 1:00 38.40) 96+ 
09 , 139 | 102,000 | 1398 , 0'906 | 39.000 961 
| 08 | 156 | 102,600 | 1567 0816 | 39.400 95'3 
07 178 | 102, 600 1790 0719 39 ‚боо 94°8 
Open | 5 0 
circuit — — | 100,000 l1 | 1000 330 | M 


The ratio Between the station voltae Wien delivering 75,000 KW. 
at 0'7 power factor, and that on open circuit is 1°95 in the case of 
the ordinary transmission system (Table VI), and only 1°05 in the 
half-wave linə (Table VIII) Transmission of 150,000 Kw, would 
be practically impossible in the ordinary“ case considered, but 
would require only about 10 per cent. increase on the open circuit 
voltage in the case of the half-wave system. Finally, the light- 
load current is 163 amperes at cos ф = 0 045, i.e., 49,000 K. v. A., in 
the ordinary transmission, compared with l' ampere at cos ф = 
ie. 330 K. v. A. in the half-wave system. 

Unfortunately, the over- voltages e» route make impracticable the 
actual half-wave system considered, but if the half-wave character- 
istics were obtained by increasing the capacity (and not merely the 
self-induction), Table VIII would represent a practicable case, 
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The current at the centre of the half-wave line would be about 
71 amperes аб all loads (including light load), that is, only one- 
tenth of the maximum current at the end of the line. The phase- 
voltage at the centre of the line when delivering 150,000 Kw. at 
07 power factor is about 1,000,000 volts, ie, 1,730,000 volts 


between lines. At the quarter-point the phase voltage is 760,000 


volts, or 1,300,000 volts between lines. Whatever may be the 
progress of the future, it is evident that these pressures are far 
above the practicable limit. The maximum power which could be 
transmitted for 315 miles (500 km.) by а half-wave line operating 
at 100,000 volts phase pressure is about 12,060 KW., but this limit 
could be raised oongiderably— possibly to 50,000 K w.—by increasing 
the capacity. 

Conbined Overhead and Underground Transmission by Half- 
Were Systen.—A half-wave, 50-cycle line 500 km. long must be 
such that the product of self-inductance per km. L,’ and capacity 
pr km. c, is about 4 x 10—“. On the other hand, the over- 
voltage is determined by 4/(L,'/c,’), and may be halved by doubling 
the capacity and halving the inductance, the half-wave charac- 
teristic of the line being unaffected by this readjustment of 
constants. 

If, for example, three-fourths of the transmission were by over- 
head line and one-fourth by underground cable, the two being 
regularly interspersed in short sections, we should have :— | 


Overhead, Underground.  Resultant. 
Self inductance, henry per km. 070012 0°0003 0°000975 
Capacity, mfd. per km. . 00143 0.1 0'0357 


Then, if reactance coils were added to bring the inductance up to 
00112 henry per km., the phase voltage would be 96,000 volts at 
the centre and 128 000 volts at the quarter-point when trans- 
mitting 120 amperes per phase, èe., 36,000 Kw. If the proportion 
of underground cable were increased to half, 50 000 kw. could be 
transmitted under the same conditions. | 

Split-Conductor Lines for Increased Capacity.—If, instead of 
using а single conductor for each phase, we were to use two con- 
ductors for each phase, these being, say, 50 or 100 ft. or more 
apart, the capacity current would be doubled, but for a given 
current in each line the inductance drop would be the same, i.e., it 
would be divided by 2 if referred to the total current. In other 
words, whilst retaining purely overhead transmission, we should 
have a circuit of doubled capacity aud halved inductance. ` 

Instead of two lines per phase, we might use 10 or more ; thus 
instead of transmitting 150,000 Kw. by a single line (Table VIII, 
we might use 10 lines, each with conductors of 50 ва. mm. Apart 
from practical problema, this offers a means of effecting all trans- 
missionon the half-wave system. : 

It would not be convenient as а rule to have such а multitude of 
lines, А compromise might be effected by reducing the spacing of 
the lines to, вау, 20 om. Instead of towers, portal-frame supporta 
might be used with three cross membera, on which would be sluog 
the conductors of the three phases. Between supporta the 
parallelled conductors would be tie together to equaliae sag and 
prevent twisting. Above (and below also if desired) there would 
be a layer of earthed conductors, and the thr’e series of line con- 
ductors would be transposed at intervals to equalise the charac- 
teristics of each phase. 

The inductance of such a split-conductor line would be much 
lower than that of a single wire, but the capacity would be in- 
creased in the same proportion, the product of inductance and 
capacity remaining constant. 

Suppose that instead of a single cable of 5/0 sq. mm. section, we 
use 20 cables each of 25 eq. mm. slung in the same horizontal plane 
20 em. apart, each of them with a central steel wire and six 
aluminium strands. 'Then the total capacity, between line wires, 
between the latter and earth wires and between line conductors and 
earth, will be about 0'05 mfd, per km., compared with O0 00773 mfd. 
per km. for a single 500 sd. mm. cable relative to another at 
150 cm. To give the line half-wave characteristics, reactance coils 
would have to be added, bringing the inductance up to 0008 henry 
per km. Then for 50,000 Kw. at 0'7 power factor the delivered 
current — 238 ampere per phase ; the current at the centre of the 


line would be 250 ampere at 95,200 volts per phase, and the 


pressure at the quarter-point would be 128,000 volts per phase. 
Thus four times greater power could be transmitted by the split- 
conductor system than by the single-conductor system. 

It should be noted that all the above examples relate to a trans- 
mission distance of 315 miles (500 km.). If the distance be increased 
to 440 miles (700 km.), the problem is greatly simplified, because the 
distanoe being increased by the factor 1˙4 the product L,' C, is 
divided by (1:4)*, i.e, practically halved. Halving the inductance, 


whilst keeping the capacity constant, we have / (Ii /c) divided by 


l4 and the over - voltage therefore reduced іп the same ratio. Ав а 
еш. we could transmit 17,000 Kw. by the single-conductor 
елы and 70,000 Kw. by the split-conductor system. 
9 5 Problem. — The general solution of the problem ів 
виа 5 upon the realisation of high-power condensers, 
Si. от industrial service. Returning to the half-wave trans- 
(Table y ог 315 miles, using three 400 or 500 sq. mm. cables 
voltage ир), which was satisfactory except as regards over- 
D oun ne factor Y (II/ ) was 1,400 under the conditions 
he са y түше: If we reduce this factor to 120 by increasing 
180,006 Ren у аза reducing the inductance, we find that (for 
85,030 volts at соз ф = 0'7) the current at the centre is 833 amperes at 
eas. and the pressure at the q larter-point is 122,000 volts. 
L xu joo rr Bae values, and to obtain them we must make 
the line b lenry per km. (/.e.. double the natural inductance of 
per km. У uting relatively small reactances) and с, = 0167 mfd. 


To i А 
attain this value of C,', we must add 015 mfd., per km. to the 


line. This requires а condenser absorbing 4'7 amperes, i.e., 470 K.V.A., 
so that 700,000 K.v.A. of condensers is required for the complete line. 
At pre-war costs this would represent ап investment of about 
£700,000 or, say, £t 198. per KW. delivered, which is not unrea- 
sonable conaidering the result secured. 

. The use of condensers would make possible also the use ofl) v 
voltages and cheaper material. 

Half-Ware Transmission at 120,000. volts between Lines. — Ав 
final example, let us consider the transmission of 150,000 Kw. at 
БО cycles per second by three 500 sq. mm. aluminium cables for a 
distance of 315 miles (500 km.), with a phase voltage of 70,000 volts 
(120 000 volts between lines). 

The ratio y (L, /i) being reduced to 80 by increasing the inductance 
of the line from 0 0012 to 00016 henry per km., and by adding about 
0'225 mfd. per km., by condensers taking 4'9 1 amperes, or 3165 K VA. 
per km., we have the following leading даба :—Current delivered 
1,020 amperes per phase for 150,000 Kw. at cos ф = 07 ; current at the 
centre of the line 875 amperes at 81,600 volts ; pressure at quarter - poiu t 
99,000 volts. Thus the insulation at the danger points on the line 
has not to provide for more than 100,000 volts above earth 
potential. 

The total condenser capacity required would be 520.000 K v A., 
costing (at pre-war rates) about £3 98. per KW. 


TABLE IX.—HALrF-WAvE TRANSMISSION FOB 315 MILES (500 KM.) 
BY THREE 500-39. MM. OVERHEAD ALUMINIUM LINES, AT 
70,000- VOLTS PHASE-PRESSUBE, 


Delivered at 70,000 volts. 


Input. 
„„ Effici 
Power, Power Current Pressure, Current, Power| Power, uu d 
KW, factor. amps. volts. amps. | factor. KW. 

150 000 10 | 715 81,200 752 | То 189.500 | 79.1 
079 794 84,100 831] | 0936] 196,500] 763 
0˙8 894 | 84,200 932 0 872 201,500 73°3 
07 1,020 | 84,400 1,058 0814 217,500 690 

75,000 10 | 357 | 78,000 385 | 10 90,100 | 8373 
09 397 | 77,800 424 | 0926) 91.400 | 82°1 
08 | 447| 77.800 47408510 94.000] 798 
07 510 77800 536 0778 97,100] 77˙3 
37.500 10 179 74 800 202 [10 45 300 | 82 7 
09 198 | 74,700 221 | (925; 47.200| 79'4 
08 223 | 74,100 259 | 0'845 | 48,900 |. 76'6 
07 | 255 | 74,700 288 | 07766, 49.400 7577 
Open — —ſ ä— | —— . — 
circuit — | — 71,700 19 | 1'0 4090| — 
| | 


22 — — A — — — = - — 


Table IX shows the transmission characteristics of such a system. 
They are quite satisfactory except, perhaps, that the efficiency is 
rather low owing to the high-current density in the conductors at 
maximum load (over 2 ampere per sq. mm, or 1,300 ampere per 
вд. in.) ; larger cables could hardly be used, but 10 per cent. higher 
efficiency could be secured by using copper lines, The station 
voltage varies only from 71,700 volta on open circuit to 84,200 volta 
when delivering 150 000 KW., i e., less than 18 per cent., notwith- 
standing the high resistance of the line. This voltage rises 
steadily with load, and being independent of power factor, it could 
be provided easily by automatic regulators. 

(onclusions.—Artificial half-wave lines, i.e, lines which are 
given half-wave characteristics by adding reactance coils or con- 
densers, or both, thus make possible efficient transmission of elec- 
trical energy for distances of 300 miles or more under acceptable 
conditions. Up to 10,000 Kw. it is sufficient to connect reactances 
in the line, but for higher power the maximum voltages in the line 
become dangerously high, and it is necessary to use condensers to 
increase the line capacity. Up to 50,000 KW, sufficient extra 
capacity can usually be obtained by merely subdividing the con- 
ductors in each phase, 

The problem of transmitting electrical energy over distances 
much greater than those in current practice is technically capable 
of solution, and without employing material other than that which 
is already proven in service. Electrical engineers in general owe a 
debt of gratitude to M. P. Bunet for the pains with which he has 
developed quantitative examples of the new transmission system. 


Bank for Trade with Austria,—Reuter's Agency is 
informed by the Austrian Legation that. with the support of 
American and Dutch capital, and under the auspices of the Austrian 
Government, a joint atock company has been formed in Vienna to 
act ав intermediary between foreign capital and Austrian manu- 
facturers. The company especially undertakes the importation of 
raw material, either directly or by acting as trustee for the foreign 
capitalist who is sending raw material to Austria to be manufactured 
there. Special legislation protects the foreign capitalist, who 
retains his full rights upon the raw material through all the stages 
of manufacturing the same. The new company, which is called 
„Treuga, has a nominal capital of 30,000,000 kronen. An 
interest in the company has already been acquired by Dutch 
capitalists, and for this purpose a Dutch company, the “ Recon- 
struction Bank for Austria," with a capital of 10,000,000 Dutch 
florins, has been founded. The" Treuga is also acting as trustee 
for the Austrian Government with regard to the credits granted by 
the Allied Powers and neutral Powers to Auatria for buying food 
and raw material, 
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NEW ELECTRICAL DEVICES, 


FITTINGS AND PLANT. 


Readers ars invited to submit partioulars of new or improved devices and apparatus, whioh will be published 
if considered of sufficient interest, 


* Yule” Cooking and Heating Devices. 


It bas been brought to our notice, in connection with the 
Canadian porcelain-insulated grills that we illustrated in these 
columns in our August 20th issue, that the YULE ELECTRIC 
Co., of 47, Station Road, Winchmore Hill, London, N. 21, 
introduced porcelain instead of mica insulation in its 
griller element some twelve months ago. This element, 
known as the Open type, is used in all the firm's 
cooking appliances, grillers, figs. 1 and 2, boilers, toasters, and 
in its small l-kw. fires. It is of robust construction, 
the spiral being supported in а number of special perforated 
porcelain insulators held in parellel position by a framework 
of pressed steel. The claims that are made for this form 
of porcelain insulator are: They are not in any way affected 
by rapid changes of temperature; are a better support for the 
spiral; and, as they become red hot in a very short time, they 
make a much more efficient element than when mica is used. 
The firm has introduced two new specialities in the form of 
a hot plate and a copper kettle for use on circuits served by 
30 to 50-volt country-house lighting plant. The kettle is of 


2 


Fics. 1 AND 2.—YuLe Нот PLATES, 


the immersion-heater type of an improved design, with a 
capacity of two pints, and although only having a loading of 
300 watts, it has proved a very quick boiler. The low loading 
is, of course, necessary on account of the limited output of 
the low-pressure plant in conjunction with which the kettles 
are intended to be used. The firin also subinits special designs 
for high-class electric fires where they are required in a 
particular style of ornament or of special dimensions. 


A Trolley-wire Suspender. 

Le Génie Civil describes a device patented in France by 
N. Antenori for suspending trolley wires, which 1s illustrated 
in fig. З. Usually these clips are of cast metal; the inventor 
uses stampings of any suitable metal, and prefers to attach 


Ес. 3.—STAMPED-METAL SUSPENDER. 


the clip to the stem of the insulator with a spherical nut s, 
which allows the clip to accommodate itself to some extent 
2 the forces in action. A lock-nat D can be used with this 
evice. 

The City Light and Power Plant. 

The City light and power plant has an extensive range 
from 1 to II xw., and can be supplied for any voltage—shunt 
or compound wound according to requirements. The hundred 
and one household conveniences that electricity offers such 
as cooking, heating, washing. and vacuum cleaning machines. 
butter makers, water pumps, &e., can all be installed, and 
a City plant selected that, in capacity and voltage, is best 
suited to the job. The 2 to 6-K W. sets are fitted with Webber 
single-cylinder engines as illustrated, fig. 4, and the 7 to 1l- 
KW. sets with the 2-cylinder model of the same engine, which 
was described on page 776 of our issue of June 18th. 

The generators fitted throughout are the well-known ball- 
bearing K type City dvnamos. The adaptability of the 
sets is shown by the fact that any range of power between 
3 and 90-H.P. can be obtained at speeds from 500 to 1,100 
R.P.M., and this power used direct by means of the crowned 
pulley fitted on the extension of the engine shaft or from the 
fly-wheel. This arrangement is of considerable value on 
farms and country homesteads, where labour-saving machinery 
is being extensively introduced. 


— 


Undoubtedly the foremost requirement of any plant is 
reliability, and the makers have been at exceptional pains to 
obtain and prove this feature. 

Of importance for lighting purposes is an efficient governor. 
The type used in this instance 1s centrifugal, of large size, 
mounted on one end of the crankshaft and enclosed in tlie 
timing-gear cover. The control rods from the governor are 
carried inside the crankcase where they are protected from 
damage and freely lubricated. A small spring is provided 
on the throttle lever by which the speed can be raised or 
lowered about 20 R. p. M. above or below the normal governed 
speed. The governor can be set for any desired speed, and 
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lic. 4.—'' CITY " LIGHT AND Power PLANT. 


will maintain that speed with a variation of less than 34 per 
cent. between full load and no-load and without a tendency 
to hunt. A single governor spring is used which is con- 
centrie with the crankshaft so that it is not subjected to 
centrifugal stresses and, being in compression, there are 
no attachments to shake loose or break away. 

The '" City plant сап be supplied as a complete unit 
ussembled on а steel-frame truck arranged for radiator and 
fan cooling suitable for kinema апа other purposes where a 
portable set is required. | 

The set is made by the City ELECTRICAVU Co., Lrp., of ] 
Eiherald Street, London, W. C. 1. | 


The 1900 Cataract Electric Washer. 
Yet another electric clothes washer is being placed on the 
market in this country. This time it is the, 1900 Cataract.“ 


which is handled by the ELECTRICAL MANUFACTURERS’ Export 
CORPORATION, of New York. The London agents for the device 


Dez 


Fic. 5.— Tuc * 1900 Cataract ”” WASHER. 


are Messrs. F. J. Shenton & Co., Ltd., of 68, Shoe Lane, 
E.C. 4, who also deal in lighting and domestic heating ap- 
paratus, vacuum cleaners, electrically-driven plate and dish 
washers, &c. In addition, for the convenience of country 
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residents, selling arrangements have been made with Messrs. 
Parker, Winan, Achurch, Ltd., Broad Street, Birmingham, 
and the Municipal Electricity Departments at Stockport, Brad- 
ford, and Wolverhampton. : 

As will be seen from fig. 5, the substantial all-metal frame 
of the washer is mounted on castors, with four adjustable lift- 
ing levers. The solid copper tub has а detachable cover, and is 
oscillated by means of a spring and lever arrangement. The 
rocking of the tub is claimed to give a figure eight move- 
ment to the water and articles being washed, in addition to 
the serubbing action, which is obtained by means of the 
corrugated inverted V shape of the bottom of the tub. Pro- 
vision is made for oiling all moving parts of the mechanism 
and cog wheels, a good feature of which is that they are 
all enclosed. Power is transmitted from the motor mounted 
on a swinging base, which is under spring tension, by a flat 
belt. Above the tub a reversible shaft-driven wringer is 
mounted, which may be adjusted to any position or removed 
entirely if required. The wringer has а wood frame, white 
rubber rollers, and is fitted with a quick safety release attach- 
ment. The “family ' size of machine has a capacity of 
eight bed sheets at a time, and is driven by a 4-н.р. motor, 
the dimensions of the wringer rolls being 11 in. by 12 in., and 
the net weight of the machine 272 lb. A larger size is made, 
which is suitable for laundry purposes. 


IMPORTS ОЁ ELECTRICAL 
1920. 


EXPORTS AND 
GOODS. FOR JULY, 


THE July returns of electrical export business show & reduction of 
& 219,000, as compared with the previous month, due to a decrease 
in submarine cable exporta, these being some £370,000 less than 
the June total. All other sections of electrical exporte, however, 
show an improvement, the electrical export values for July totalling 
4 1,166,798, as com with £1,385,974. 

The electrical imports for July of £237,498 are slightly in excess 
of the previous month, the June figures being £219,440. 

The re-exports at £13,036 show a small advance on the June 
tota' of £12,512. 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR JULY, 1920. 


Exports. Imports. Ro-exports. 
Electrical goods and apparatus. £185,907 £74,638 £4,688 
Insulated wire s ii 386,088 17,247 211 
Glow lamps «as vis is 28,015 5,247 578 
Arc lampe and parts "- aay 5 885 1,219 — 
Batteries E sus EM 60,351 8,719 == 
Meters Sus жез Mis iss 34,001 9,769 414 
Carbons  ... $i У s 16,933 8,967 160 
Electrical machinery: — 
Rail way and tramway motors 2,983 — — 
Other inotors and generators  ... 114,203 — — 
Electl. machinery (unenumerated) 84,776 95,240 1,949 
Switchboards (not teleg. or telep.) 7,656 100 — 
Telegraph апа telephone cable 
and apparatus :— 

Wires and cables (not submarine) 86,218 545 1,148 
Submarine cables ... 888 E 41,039 — — 
Instruments and apparatus е» 109,718 15,807 $,828 

1,166,798 237,498 13,036 

REVIEWS, 


Metals in Aircraft Construction. By WitrkEb Hansy. Pp. 
viic112. London: The Standard Air Press, Ltd. Price 
bs. net. : 

This book is the outcome of a series of lectures given by 
the author in connection with an aeronautical engineering 
course at the Aeronautical Institute, and contains the sub- 
stance of those lectures supplemented by additional matter. 

An introduction to the work of the metallurgist is given 
in Chapter I. This touches on the selecting and handling 
of metals, advantages of alloy steels, and the scientific heat 
treatment of metals. 

In Chapter II, strength of materials is considered, and par- 
ticulars are given of the various types of machines used for 
carrying out impact, hardness, tension, fatigue, and bending 
tests, and in some cases the results of tests are shown. 

Very useful information is given on steel defects, and the 
best and most satisfactory methods of eliminating piping, 
blow-holes, roaks, and laps in steel ingots are dealt with in 
a practical manner. Thermal and mechanical treatment of 
steel, together with the processes of heating for forging, 
normalising, annealing, hardening, and tempering take up 
eight pages, and cover well-known ground. Case-hardening 
equipment used in heat treatment. control of heat, and treat- 
ment temperatures are all dealt with. 


Some really useful information is given in Chapter VIII. 
Here particulars are given of various metals and alloys used 
in the construction of aircraft and their engines. In the 
majority of cases, there 1з indicated not only the composition 
of the metal or alloy, but also the treatinent which it should 
undergo in order that when a detail or part is made from this 
metal or alloy, it shall be in the best physical condition to 
fulfil the requirements of that detail or part in actual practice. 

Autogenous welding is dealt with in an up-to-date manner, 
and useful information is given on fluxes for aluminium, 
welding cast iron, heat treatment of welds, and fluxes for 
aluminium alloys. 

Although the book is not put forward as covering, either 
practically or scientifically, the entire field of alloy steels, 
it can be said to contain а very large amount of really useful 
information, not only for those specially interested in aircraft, 
but also for the general engineer who wishes to obtain helpful 
practical knowledge of the testing and treatment of metals 
and alloys. 

The book is well printed, and published at а very reasonable 
price in these days. E. P. 


Radio Engincering Principles. By Henri Laver and Harry 
L. Brown. 300 pages, 241 figs. London: ИШ Publishing 
Co., Ltd. Price 215. net. | 

In the words of Major-General С. О. Squier, this book 
“covers fully and clearly, without too great use of mathe- 
matics, the theory involved in the wonderful developments in 
radio-communication during the war, except for certain reser- 
vations which it is not possible to release at present.“ The book 
thus belongs to а class which we are glad to find becoming 
more numerous, viz., that of books written for specialist 
students and for men in practice with a minimum of repetition 
of fundamental inatters which, having once been well estab- 
lished, should not be repeated indefinitely in every book deal- 
ing with subjects involving these fundamentals. ‘This book 
embodies new matter to an unusual degree, being largely de- 
voted to the characteristics and use of the three-electrode 
vacuum tube in wireless telegraphy and telephony. There is, 
however, a valuable preliminary treatment of the principles 
involved by older radio-apparatus, this treatment occupying 
about half the volume, and giving the student a sound exposi- 
tion of underlying electrical theory, the properties of oscillatory 
circuits, aerial systems and radiation, and damped and un- 
damped .wave radio-telegraphy. Throughout the book the 
description of specific apparatus is purposely avoided in order 
that as detailed treatment us possible may be given to the 
principles of radio-communication and to the general means of 
utilising these principles in practical work. 

Mechanical analogies are avoided in developing the principles 
of radio work, and this is a good feature, the assistance derived 
from such analogies being very problematical. The authors 
state definitely that the earnest student of radio-engineering 
inust have a general knowledge of the electron theory of matter 
and of the interpretation in terms of that theory of the pheno- 
mena of electric conduction and induction. It 18 assumed that 
the reader is familiar with the usual electrical phenomena, and 
those of special importance in radio work are reviewed from 
the standpoint of the electron theory. This being accom- 
plished, the properties of oscillatory circuits are dealt with in 
Chapter IT, special attention being, of course, paid to coupling 
and resonance. The mathematics introduced is as simple and 
as small in amount as possible, but the treatment provides for 
the definite quantitative analysis of circuits. This is a matter 
which has received too little attention from many earlier 
writers on wireless subjects, and even in this volume we should 
like to have a chapter devoted specifically to the quantities 
affecting radiation and transmission, giving the simplest pos- 
sible equations, and illustrating by numerical examples the 
relative importance of the different variables and the calcula- 
tion of sending and receiving currents, &c. Such a chapter 
seems to come distinetly within the scope of the book. 

Dealing with antenna systems and radiation, the authors 
consider closed and open oscillators, and give a very clear con- 
ception of the phenoinena of wave propagation, Antenna con- 
stants and types are discussed rather more briefly than is 
desirable, and it is questionable whether a book devoted 
specifically to radio-engineering principles ought to rest con- 
tent with the statement that it is“ rather difficult to calculate 
accurately the constants of an antenna from its dimensions 
because of numerous variable factors. ќе. There is surely a 
happy medium between an over-abundance of mathematics 
and a mere reference to a Bureau of Standards circular, where 
such a vital matter is concerned? Similarly the factors affect- 
ing transmission range deserve more detailed treatment than 
is here given, and it would be an excellentething if the authors 
could give any convincing experimental data regarding the 
actual directional effect of various aerials at considerable dis- 
tances. A very clear exposition is given of the conduction 
theory of radio-communication. 

Chapters IV and V give a lucid explanation of the character- 
istics and relative merits of damped and undamped wave 
systems and of the various circuits emploved for receiving. 
little more than the bare outlines are given concerning the 
high-frequency alternator and are systems, both of which 
underwent considerable development during the war. The 
prospects of the high-frequency arc system are by no means so 
slender as might be deduced from the paucity of literature 
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describing its achieveinents; the recent article in this journal 
describing the Elwell equipment was a timely reminder that 
there are more ways than one of effecting wireless communica- 
tion round the world. The authors make the best use of the 
small space which they devote to the alternator and arc sys- 
tems, and it is to be hoped that they will give а more detailed 
treatinent in subsequent editions. | 

The general properties and certain constants of the three- 
electrode vacuuin tube are diseussed in Chapter VI, and its use 
as detector, amplifier, oscillator and modulator are taken up 
in the succeeding chapters in detail proportionate to the enor- 
mous importance of these tubes in present day radio work. 
It is in connection with the vacuum tube that the book reaches 
its greatest value, but, as the authors point out in their pre- 
face, not all of the developments during the war, nor indeed 
the most wonderful of them, are published ''because of the 
wishes of the military authorities to keep them secret." Pro- 
bably such an attitude is defensible, conditions being as they 
are, but it is deplorable from the standpoint of the student and 
it contrasts ironically with the dedication of the book which 
is to the advancement of mankind in peace 

In the chapters dealing with the vacuum tube, the authors 
present a number of characteristic curves, and deal adequately 
with the mathematical theory and physical interpretation of 
the characteristics of the tube in its various applications. 
Here, as throughout the volume, the line illustrations are 
beyond reproach, but the photographic reproductions are not 
particularly clear. This, however, is a minor point, the main 
aim (viz., explanation of the characteristics and applications of 
the vacuum tube) being well accomplished. The reasons for 
various Constructions are made clear, and the circuits and ad- 
justments in various applications are discussed fully. 

The chapter on radio-telephony is probably the best treat- 
ment yet provided concerning the principles and circuits em- 
ployed. To the reader with imagination the facts recounted 
represent extraordinary developments, but the authors do not, 
of course, indulge in any sensationalism. The same remarks 
apply to the final chapters on directional radio and loop 
antenne, radio-goniometry, and miscellaneous applications of 
radio circuits in aeroplanes, submarines and other circuits. 
The authors are to be complimented upon an able treatment of 
the latest radio principles and applications, which treatment 
may be expanded in later editions, but is certainly open to no 
destructive criticism. | 


Electrical Ignition. By M. A. Copp. Pp. viit164; 120 figs. 
London: E. & F. N. Spon. 6s. net. 


This hand-book on ignition for internal combustion engines 
contains such a wealth of practical detail, and shows so wide 
and general a knowledge of actual structures and their care 
and repair that it seems ungracious to offer any adverse 
criticism. While we note the modesty of the author's claims 
-as to definitions, &c., in the Introduction, we feel bound to 
express regret that the confusion between quantity and rate 
of flow which troubles the very lay mind " for which the 
book is written should be perpetuated on pages l and 93. 
Again, the distinction between E.M.F. of accumulators and 
the far more vital р.р. under load is marked by a suggestion 
that high resistance voltmeters are actually inferior for test- 
ing cells. 

The layman scarcely ever realises that the lower limit of 
1.8 should be measured with a voltmeter of the highest re- 
sistance possible, under normal conditions of load on the 
cell. There are other little points of theory which we think 
might have been more carefully dealt with, but we prefer 
to lay emphasis on the real excellence of the greater part 
of the book. There is scarcely a practical system or appliance 
of importance that is not described fully, and the chapters 
on faults, remedies, and repairs are exactly what the average 
inotorist requires. 


NEW PATENTS APPLIED FOR, 1920. 


(NOT YET PUBLISHED.) 


Compiied expressly for this journal by Messrs. Ѕеғртом-Јомеѕ, O'DeLL AND 
STErHENS, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


93.859. “Devices for regulating amplitudes and damping in sound 
apparatus." Signal Ges. August IGth.. (Germany, August 18th, 1919.) 

24.860. "Frequency filters.” British Thomson-IHfouston Co., F. W. Carter 
and R. €. Clinker. August 16th. 

2. 1. Radio-receiving systems.“ British Thomson-Houston Co. (General 
Electric Co.). August l6th. 

23,863. '' Variable electrical condensers." 
August löth. 

93,899. “ Telephone, &., circuits.“ 
Co.). August 16th. 

23,906. Permanent magnets. for electric 
August lth. (Germany, August 16th. 1919.) 

23.909. © Reversing direction of rotation of direct- current dynamo-electric 
machines." R. Bosch Akt. Ges. August 16th. (Germany, August Itth, 1919.) 

23,938. “ Electric motors." Hoover Suction Sweeper Co. (H. E. Hoover). 
August Leth. | 

23,961. *'' Thermionic valves, &c." Н. L. Crowther and W. Muakower. 
August 17th. 

23.964. Radio- receiving systems.’ 
Electric Co.). August 17th. 

23.965. Electric switches," British Ihomson-Houston Co. (General Elec- 
tric Co.). August 17th. 

23.977. Ceiling-roses, cut-outs, connectors, &c." H. B. Prentice. August 
17th. 


J. Joseph and H. W. Sullivan. 
Western. Electric Co. (Western Electric 


machines.“ D. J. 


l'ickee. 


+ 


British Thomson-Houston Co. (General 


23,978. 
23,979. 
17th 


Electric switches." H. B. Prentice. August 17th. 
“ Electric distribution of fuse boards, &c." H. B. Prentice. August 


24,011. “ Electrical transmission systems.“ А. M. Taylor. August 18th. 
24,018. Filament electric lamps." А. G. France. August 18th. 


24.024. Process of manufacturing insulators.” P. J. H. 
August 18th. 


24,029. *‘ Sparking plugs.” W. A. Clark and Sphinx Manufacturing Co. 
August 18th. 


24,042. '' Electrical oscillatary circuits." W. J. Lyons and Selective Signal 
Co. August 18th. 

24,046. ''Current-collecting trolley." J. Jassaud. 
August 21st, 1919.) 

24,054. ''Signalling systems." Western Electric Co. August 18th. (United 
States, October 3lst, 1919.) ' 

24,058. '' Devices for supplying and/or controlling electricity.“ A. R. 
Angus. August 18th. 

24.059. Electric generators.“ H. J. Warner. August 18th. 

24.064. Machine for making lamp bulbs, &c." British Thomson-Houston 
Co. (General Electric Co.), August 18th. 

24,077. Lighting machines for cycles, motor-cars, &c." R. Bosch Akt. 
Ges. August 18th. (Germany, September 22nd, 1919.) 

24,112. ''Sparking plugs." Е. A. Albrigt. August 19th. 

24,162. “ Electrically-heated  hair-waving appliances.” A. M. Taddei. 
August 19th. 

24,166. “ Electrolytic rectifiers.” R. W. 
August 19th. 

24.198. Three-phase electric furnaces." D. Mauri. August 19th. 

24,210, *'' Electrolysis of acetone solutions.” E. F. Morris. August 20th. 

24,241. '' Electric switches." G. H. Brader. August 20th. 

24,243. Means of cooling electrodes." W. E. John. August 20th. 

24.253. Electrical circuit-breakers." W. B. Ensign and H. E. Wads- 
worth. August 20th. 


24.262. Electric motor-control." British Thomson-Houston Co. (General 
Electric Co.). August 20th. 


_ 24,263. '' Vibration apparatus for reception and production of sound waves." 
Signal Ges. August 20th. (Germany, August 21st, 1919.) 

24.275. Regulating resistances.” Akt. Ges. Brown, Boveri et Cie. August 
20th. (Switzerland, August 26th, 1919.) 

24,278. '' Electrical transformers." British Electric Transformer Co, and 
J. Roothaan. August 20th. 

24,296. “ Electrical heater." H. Lipke. August 20th. 

24,311. “ Electric switches." F. Zuckschwerdt. August 20th. | 

24.314. Galvanic batteries." G. Oldham, J. Oldham, O. Oldham and 
Oldham & Son. August 20th. 

24,320. '' Electric batteries." А. C. Brown. August 2lst. 

24,238. “ Fuse-holders for electric car-lighting systems." C. А, Miller, 
F. J. Miller, and E. A. Saunders. August 2lst. 

24.329. Circuit arrangements for controlling automatic selector switches.“ 
Automatic Telephone Manufacturing Co. and R. Mercer. August 21st. 

24,356. “ Electric service lifts." E. R. Elliston. August 20th. 


` 24,360. “ Electric cut-out and theft preventing devices for motor vehicles.” 
К. W. Andrews and W. J. Brough. August 21м. 


Bernard. 


August 18th. (France, 


McClintock and D. McKinnon. 
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PUBLISHED  SPECIFICATIONS, 


The numbers in parentheses are those under which the specificatione will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 

10,289. '*'lonic relays.” W. II. Eccles and F. W. Jordan. June Zisi, 1218. 
(148,582.) ` 
: | 1919. 
2.243.. ‘Signalling apparatus.“ S. Oulianine. January 29th, 1913. 
(148.586.) 

2,584. Methods and apparatus for submarine signalling and detection.“ 
R. A. Fessenden. February Ist, 1918. (148,589.) 

7,624. '' NMagneto- electric generators.“ S. G. 
(448, 600.) . | 

7,727. “ Wooden stakes, posts, poles and the like for electrical and other 
purposes." H. Nobs. March 27th, 1918. (125,068.) 

9,536. '' Electro-mechanical propulsion and control of submersible vessels.” 
N. H. Wood. April 15th, 1919. (148,605.) 

10,532. “ Transmitters for telephony." H. J. Round. April 28th, 1919. 
(Cognate application 26.74/19.)  (148,632..) 

10,857. “ Electrodes for use in electric welding." A. C. Hyde. Мау Ist, 
1919. (148,646.) 

11.192. Electrical resistance controls for vehicles." Tilling-Stevens, Ltd., 
and A. H. Silcock. May 5th, 1919.  (148,651.) 

11.916. Controlling means for controlling a series of electric motors." F. 
G. Warburton. May 12th, 1919. (148,655.) 

12,254. '' Electrical precipitation of particles from gases.” D. K. Morris 
and F. H. Haviland. May 15th, 1919. (148,659.) 

13,023. Manufacture of electric cables containing conductors conveying 
currents in parallel." Johnson & Phillips and D. А. S. Porteous, May 2314, 
1919. (148,667.) 

16.228. Electric transformers." II. I.. 
148.679.) 

16,98 2. Device for measuring electrical resistance.“ C. E. Foster. July 
7th, 1919. (148,686.) 

18.517. Electric reactance coils or transformers.” 
ments, Ltd., and J. R. Beard. July 25th, 1919. (148,691.) 

18.896. Electric heating devices and methods of making the same.” 
British Thomson-Houston Co. (Gencral Electric Co.). July 30th, 1919. 
(148,693.) 

19,300. Mayneto-electric generators for use in connection with internal- 
combustion engines." G. P. Godíree. August oth, 1919, (148,695.) 

21.327. Electric lamp holders, fitments, and the like." W. Preston. 
August 30th, 1919. (148,700.) 

23.623. Electro-magnetically-operated vibrators. W. J. Mellersh-Jackson. 
(Submarine Signal Co.). September 25th, 1919. (148,703.) 

23.160. “ Machine switching telephone exchange systems," Western Elec- 
tric Со. and L. Polinkowsky. (Мау Lt 1918) (Divided application on 
7,309 18.) 1145.708.) 

27.226. Portable electric famps." J. Tweedie. 


448.712.) 


Brown. March 26th, 1919. 


Crowther. june 27th, 1919. 


Electrical Improve- 


November Sth, 1919. 


| 1920. 
4.470. Terminal connections for electric conductors." O. 
Bosch Akt. Ges.) February 13th, 1920. (148.725 
11.771. ©“ Method of making spark-plug insulators." A. Е. 
(General Ceramics Co.). April 28th, 1920. (148,731.) 
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INDUSTRIAL PSYCHOLOGY. 


ONE of the less noted features of the British Association 
meeting at Cardiff this year was the great activity of the 
Psychological Sub-section of Section I (Physiology). We 
believe it stood alone in meeting on both mornings and after- 
noons throughout the whole duration of the meeting, and 
that fact itself, together with the large attendance, demon- 
strates the development of the study of psychology during 
recent years. So important is psychology, as a subject, 
becoming that a determined attempt, which in all pro- 
bability will be successful, is being made to establish the 
psychological sub-section as a separate section, and this year’s 
meeting probably will see the end of this sub-section as 
such. Our particular interest, of course, lies in the con- 
sideration of industrial psychology, which received an 
enormous impetus during the war, although it may be 
doubted whether the new and young school of psychologists 
which has come into existence has yet got to work on what 
may be regarded аз standardised lines. Of course, the 
psychological factors which come into play in the human 
being are so multifarious, and many of them perhaps 
unsuspected, that standardisation of this study in 
the ordinary acceptance of the term will always 
be out of the question, but when considering 
industrial psychology certain definite lines must of 
necessity be followed. The Sub-section devoted the whole 
of Friday, August 27th, to the study of industrial psychology 
from its many aspecte, and although special consideration 
was not given to the electrical industry as such, yet the 
points of view put forward cover industry as a whole so 
completely that some attention can profitably be paid to 
them. There was, for instance, the question of the value 
of psychological tests for the determination of vocational 
fitness, which may be said generally to be recognised as 
desirable—at least by the psychologists; and there are, 
furthermore, many instances in practice where such methods 
are being adopted. Industrial psychology will inevitably 
force itself upon us more and more in this country, not- 
withstanding that many students of it here have, to some 
extent, gone astray in their interpretation of the early work 
in America. That, however, is being gradually rectified by 
an increasing appreciation of the great difference between 
labour in America and labour in th's country. 

Опе would have thought it would have been the first аак 
of the psychologist to detect that differentiation, but the 
neglect of this may, perhaps, be excused on the ground that 
the study of industrial psychology, which until recently 
went by the name of industrial management, has only 
lately been taken up in a serious manner by any body of 
workers here. As was truly pointed out in one of the 
papers, there are two streams of experimental activity in 
respect of industrial psychology, between which it might be 
desirable to distinguish. On the one hand, there has been 
the search for authentic tests for general intelligence in 
determining vocational fitness, and on the other there is the 
attempt made by F. W. Мейтан name will lwaye 
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be associated with the expression “scientific management 
— and taken up by other organisers, to select workers for 
specific occupations not so much by virtue of their general 
all-round ability as for particular aptitudes they may 
possess, such as steadiness of hand, accuracy of movement, 
rapidity of reaction or quick recognition of sizes and shapes, 
which would facilitate their economical and effective 
adaptation to the demands of an industrial system based on 
the functioning of highly specialised activities. 

This represents the commercial application of the results 
of psychological study in its most elementary form, and makes 
no attempt at lifting the worker from out of his environ- 
ment. Indeed, it is charged with changing the worker 
from а human being into a machine. This possibility was 
quickly recognised in this country, and not the least 
quickly by labour itself: hence the odium which soon 
surrounded the term “scientific management," and the 
opposition which was manifested to auy attempt to apply 
Taylor's methods here. The determining factor in this 
attitude was, of course, the great difference between labour 
here and in America. Labour in America is of a far more 
cosmopolitan character than it ever cau be in Great Britain. 
In the Carnegie works before the war, for instance, we 
know that the labour available came from all parts of the 
world, and mostly from those disturbed European countries 
from which men were only too glad to escape. Roumanians, 
Poles and such like were to be found in large numbers, and 
they were necessarily а type of individual upon whom such 
systems as Taylor's could be tried. It was the fault 
of the young men here who first practised as the advocates 
of scientific management that they failed to perceive this 
fundamental difference in type. That is now being rectified, 
however, and greater progress may be expected as the 
result. In the Ford works in America, we believe, the 
task of one individual is to screw the fastening on one 
particular wheel on one side of the finished car. Imagine 
the mentality of the person condemned to this monotonous 
task day in and day ont! Organised labour in this country 
1з too intelligent to tolerate that kind of thing, and we must 
adapt our methods to our environment. The newer line of 
thought is all in that direction. 

Another subject of great importance, and of practical and 
immediate interest, is that of industrial convalescence. 
It is probable that the general body of people have never 
given thought to the absurd system under which a man who 
has been ill, and i8 getting better, has all National Health 
Insurance or sick club benefit stopped if he does so much as 
balf-an-bour’s work per day. A close study of the subject, 
however, has shown that convalescence is hastened by a 
gradual return to work, but the position at present is that а 
шап muet either remain at home until he is fully able to do 
a complete day's work again —a process which necessarily 
retards his recovery by reason of financial worries—or he 
must take the risk of going back to work before he is really 
fit again, and suffering a relapse. The plea put forward 
by Prof. E. L. Collis that a change should be made in the 
system of payment for sick benefit, so that а man might 
return to work on the basis of a few hours a бау at first, 
with a corresponding reduction in his sick pay benefit, has 
much to recommend it, if only in the interest of national 
output. 

A plea was also made for the establishment of a National 
Institute of Applied Psychology, to be administered by 
private fands. Such Institute, it was urged, would act as a 
clearing house for informaticn, and have a staff of 
psychologists who would be available to advise small firms 
that were not able to retain such officials on their 
staffs. We are not at all sure that the time is yet ripe for 
such a venture, although we do not doubt it will Lave to 
come. There is a tremendous amount of preliminary work 
yet to be carried out in bringing the rcal value of industrial 
psychology to the appreciation of those most concerned, for 
16 cannot be gainsaid that in some quarters it is not taken 
seriously, Nevertheless, we feel that. the British Assccia- 
. tion meeting of 1920 marks an epoch in the development 
of psychological study in general and industrial p-ychology 
in particular, and it is a mutter to which all employers of 
labour will do well to pay greater attention than they 
generally have done in the past, 


THE SKILLED LABOUR POSITION. 


THE position with regard to skilled labour in this country 
is liable to be affected by the increasing tendency in the 
Colonies towards the manufacture on the spot of many 
goods hitherto imported. That tendency was beginning 
to show itself to an appreciable degree in the decade 
preceding the war, but during the past few years it has, of 
course, become pronounced. The result is that in order to 


‘Maintain the standard of manufacturing progress, quite a 


mass of skilled labour is required, and in Australia the 
position has become so acute that one expedient proposed is 
the insertion of advertisements in British newspapers 
offering tempting terms to skilled men who are willing to go 
to Australia. Тһе situation, however, is by no means a 
straightforward one for employers to handle, because there 
is, in fact, a shortage of skilled labour practically through- 
out the world, for two reasons. In the first place, the war 
prevented the normal flow of young men into the ranks 
of the skilled trades, and, secondly, Trade Unions 
imposed restrictions with regard to the number of 
apprentices, The cumulative effect of tliese two causes has 
created, apparently, an extremely serious condition of 
affairs in Australia, where the apprenticeship question has 


been handled very drastically by the Unions. At the same 


time the Unions are also opposed to any extension of 
methods of dilution, and engineering works managers are 
at their wits’ end to know how to meet the situation. 

The iron trade section of the Victorian Chamber of Manu- 
factures is said to have taken in hand the question of the 
extension of the apprenticeship system with a view to increasing 
the number of apprentices to each journeyman, but that in 
itself, although essential when looking to future needs, cau 
have no bearing upon the present urgent necessity for more 
skilled labour. Some employers in Australia are inclined 
to take what might seem to be the line of least resistance at 
the moment, and endeavour to import skilled labour from 
other parts of the world, with a preference for Britishers, as 
a means of helping them out of their difficulties. The Trade 
Unions in Australia, however, are at least as strong as they 
are here, and it is perhaps with a view to meeting their 
opposition that the proviso is added that such skilled 
labour importation shall be stopped when the present 
shortage is relieved. We, on our part, of course, cannot 
spare our skilled labour for the simple reason that there is 
more than enough work for all, and it is necessary to retain 
our artisans if we are to rebuild our trade. We, too, are 
suffering from a shortage of skilled labour from the reasons 
already pointed out, and our troubles as regards the appren- 
ticeship question and dilution are not less acute than they 
are in Australia. No country can hope to solve labour 
problems of this character by the simple expedient of 
“ poaching” upon the preserves of other countries — even 
within the Empire—in the manner which &ome Australian 
manufacturing and repair engineers appear to advocate. 

The supply of sufficient skilled labour in any country is a 
national question, and can only Ге solved, in the present 
position of Trade Unionism, by harmonious working between 
employers and the Unions. Whilst we doubt very much 
whether Trade Unionists in Australia, having already 
restricted the number of apprentices, would agree to the 
importation of fully-fledged skilled labour from other 
countries, it will be the duty of our employers—speaking 
only for Great Britain—to endeavour to counteract any such 
attempts. At the same time, we do not think any efforts 
to induce skilled labour to leave this country at the present 
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moment for Australia would meet with any great success. 
A few malcontents would doubtless go—and we can spare 
them — but with plenty of work for all those who are willing 
to do it, and high wages, any offers from other parta of the 
world would have to be particularly seductive to tempt 
any great number of skilled workers out of the country. 


‚ Оп the other hand, they could hardly be above Australian 


i 


Trade Union rates. Оп the whole, we think the Australian 
engineers will have to веб about putting their house in 
order on recognised, and not on what might almost 
be called panic, lines. For instance, the present limitations 
as to apprentices are the result of negotiations between the 
Government, the employers, and the employés, and they 
provide, to quote two examples, for two apprentices to every 
five journeymen in the general engineering trade, and two 
apprentices to each journeyman in the case of armature 
winding. Apparently, therefore, the machinery exists for 
endeavouring to add to the number of apprentices in order 
to make up some of the lost ground. In another direction 
a great deal could be done. - Australia, in spite of being, in 


comparison with Great Britain, a new country, has, to a 


large extent, developed its manufacturing activitics on 
haphazard lines. Many of the present manufacturing 
concerns have developed out of repair shops, and manu- 
facturing inefficiency has inevitably followed the attempt to 
turn out many different products. Specialisation has not 
been , Strongly resorted to; if it were, it would result 
in the amount of skilled labour available being put to far 
more effective use. In this country, it has long been 


recognised that repair work and manufacture must be kept 


eutirely separate. As we have said, the skilled labour 
problem is acute al] over the world, and any immediate 
alleviation aeems out of the question, except, perhaps, by 
way of dilution, which again brings in the question of 
harmonious working between employers and workmen. 


WHILST we are publishing elsewhere a 
condensed account of Major Rich's ex- 
haustive report on the highly-developed 
electrical system laid down by the German 
military authorities in the occupied regions of France, our 
esteemed contemporary, the Revue Genérale de Г Electricite, 
has just printed the text of a law authorising the establish- 
ment by the State of & network of high-pressure electrical 
transmission lines in the same areas, which we are now 
happy to describe as the liberated regions. The purpo:e is 
to connect with mains at a pressure of 120,000 volte the 
great power stations which already exist or are projected, in 
order to enable them to co-operate in case of need. Owing 
to the extreme urgency of the works for the recopstitution 
of the devastated areas, they have been commenced in 
advance of legal authorisation; up to the end of July, 
97 million franca had already been expended, and the whole 
outlay will amount to 135 millions, of which 40 millions 
have been allocated to the Budget of 1919 and 70 millions 
to that of 1920. 

In the courseof the discussion in the Senate, on July 31st, 
a representative of the Department of Mines and Water 
Powers stated that this interconnection scheme was not 
limited to the northern areas; it was to extend to the 
whole of France, like the canals and railways. Technical 
difficulties due to the existence of different systems of 
supply, economic difficulties arising out of the fears of 
vested interests, would be encountered, which were absent 
from the liberated regions, where so many installations had 
been destroyed that the administration had a clean sheet to 
work on. The mining area of the north offered a copious 
supply of energy, which would be connected to the network 
of Alsace, fed by blast-furnace gas, and, above all, by 
the Rhine, and to the Paris area, so that mutual aid 
could be afforded in case of emergency. Only by carrying 
out this vast scheme would it be possible to utilise 
low-grade fuel at the mines for the supply of electricity to 
Paris, to distribute the 9 million н.р. obtainable from 


High-Pressure 
Transmission 
in France. 


water power, and to apply efficiently all the sources of 


energy at the nation’s disposal, so as to make good the 
deficiency which compelled France to purchase annually 
15 million tons of foreign coal at heavy cost. | 

It seems to us that we have much to learn from France 
Crushed as she is with a burden of debt, and the onerous 
necessity of reconstituting the areas turned into a desert by 
the devastating Huns, with clear vision she sees that the 
supply of energy “à bon marché" is the key to recon- 
struction and to the restoration of prosperity and stability ; 
and she does not hesitate to incur an outlay of 135,000,000 
francs for the attainment of that end—say, at the present 
rate of exchange, £3,000,000. She, also, has her national 
scheme, and she does not propose to starve it. Here, 
on the other hand, we have а scheme, but по 
funds ; we boggle at a transmission of 30 miles, and 
shudder at the thought of 50,000 volts overhead—so 
dangerous, you know! We would not dream of linking 
London to the nearest coal-field—Lord Moulton says some- 
one might cut the mains (gas mains, of course, are immune). 
We must not let companies do the work, lest they make 
a profit; we won't let the State do it, for we know it would 
make a heavy loss; the municipalities say they will do all 
that is wanted —if someone else will find the money. The 
House of Lords says the State is not going to foot the bill, 
во the Government dare not proceed with the financial 
clauses omitted from the 1919 Act. 

What fools we are! "Truly, we have the Government 
that we deserve. They do these things vastly better in 


France. 
CoMxPANIES—that is, the smaller com- 
Small panies, which have a difficulty just at 
Undertakings t i idi th ] ith 
and Compulsory Present in providing themselves wl 
Supply. adequate capital view sometimes with 


uneasiness the statutory provisions under 
which supply can be demanded for premises off the route of 
the distributing mains. The additional capital outlay 
required is, in such cases, a matter for serious consideration, 
mitigated but very little by the statutory allowance of 
20 per cent. per annum on the outlay as & minimum 
payment for the supply taken. Bat the conditions under 
which this obligation is placed on undertakings are such 
that an undertaking could, if it so elected, choke off any 
applicant. It can, firet of all, require “security " for the 
payment of all moneys to be thus due to it for the first two 
years. Also the clause (Sec. 27— Electric Lighting Clauses 
Act, 1899) only applies to occupiers of premises within 
50 yards of any distributing main. Moreover, the 
occupier can be made to pay for all the service line beyond 
20 yd., and for all the line in the occupier’s own grounds. 
So the extreme liability is only the cost of 20 yd. of service 
line. 

As regards the previous sections 24 and 25, where six 
occupiers can requisition mains to be laid down a new street, 
the undertakers have a right of appeal to the Board of Trade 
(now to the Ministry of Transport), which can quash the 
requisition, or vary the terms or conditions on which the 
supply mains are to be laid. Such right of appeal is now of 
enhanced value, seeing that it must be considered by the 
Electricity Commissioners, who, in quite a special sense, are 
entrusted with the welfare of the industry, and who may 
be relied upon to be sympathetic where a good case is made 
out. Altogether, therefore, compulsory supply is suffici- 
ently hedged about with conditions to be a not too serious 
menace from the point of view of the amount of capital 
involved. Х 

The foregoing applies, of course, to all undertakings work- . 
ing under orders made subsequently to 1899. Those under 
very early orders and prior to that date do not come under 
these conditions except in so far as they may be embodied 
in any way in their individual orders, the Act of 1899 not 
being a “ General" Act. 
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THE DALMARNOCK POWER STATION, GLASGOW. 


Tue two earliest electric power stations in Glasgow 
were erected in Miller and John Streets in 1890. At 
that time the economic position of the industry was 
very doubtful, but the demand increased until it became 
necessary to erect another station to displace the first 
two, and the third station was erected in Waterloo Street 
in 1893. The only advantage presented by this site 
was its proximity to the load, but the disadvantages 
of extremely low efficiency and the difficulty of handling 
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Fig. 1.—Puan or DALMARNOCK POWER STATION, GLASGOW. 


the fuel supply and ashes far outweighed it, and soon 
made it evident that a further step must be taken. Ac- 
cordingly the Port-Dundas and St. Andrew's Cross sta- 
tions were erected and equipped with reciprocating 
plant in the period 1900-1904. Later the stations were 
equipped with turbo-alternator plant, which supplied 
three-phase current to sub-stations, in which it was 
converted to p.c. for general use. The stations at 
Port-Dundas and St. Andrew’s Cross could readily ob- 
tain fuel supplies and dispose of ashes, and a fair supply 
of cooling water for condensing purposes was available. 
At that time the annual output of the Corporation Elec- 
tricity Department was about 17 million units, with 
а maximum load on the stations of nearly 13,000 Kw., 
the installed plant capacity being slightly under that 
figure, and the power applied for equalling over 
25,000 kw. The increase in the load throughout the 
city continued, and in ten years’ time both stations 
were nearly at the economical limit of their capacities, 
but extensions were impracticable owing principally to 
lack of adequate supplies of water for condensing pur- 
poses. In 1914 the annual output reached nearly 
92 million units, the maximum load on the undertaking 
having risen to just under 40.000 kw., with the plant 
capacity equalling about 55,000 KW., and the power 
' applied for standing at 90,000 xw. In 1912, on 
the advice of Mr. W. W. Lackie, then engineer and 
manager of the electricity department, the Electricity 
Committee recommended the Corporation to procure 
another site where an abundant supply of condensing 
water would be available. and to erect a new station. 
A- site, 134 acres in extent, was accordingly purchased 
for the Dalmarnock power station. Тһе south 
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boundary of the site is the river Clyde, and the advan- 
tages of the site are apparent. There is an abundant 
supply of cold water for the condensers, coal supplies 
come direct by rail, and the distance from the load - 
centre is not excessive. The ultimate electrical load on 
this site is to be 200,000 kw. "The station, of which some 
preliminary details together with a plun have already 
been published in our columns,* is being constructed in 
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Fia. 2.—Layout oF TURBINE Room. 


two sections, each main section comprising a turbine 
house, two boiler houses, and a switch house. Figs. 
1, 2, and 3 show the ground plan and lay-out of Nos. 1 
and 2 turbo-alternator sets. The first section of the 
station, which comprises a coal store and coal-convey- 
ing plant, a workshop, two boiler rooms, turbine room, 
switch house, control room, and a sub-station, is now 
approaching completion. 
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Fig. 3.—Section ОЕ TURBINE AND TRANSFORMER Rooms. 


In view of the necessity for sound foundations, 
although the sub-soil was suitable for supporting heavy 
buildings. a 5-ft. thick concrete raft was laid over the 
whole area. The original plans were for steel buildings, 
but these had to be discarded during the war, and re- 
inforced concrete was substituted; the drawings for 
the concrete work were prepared bx the Considere Con- 
struction Co., Ltd. Fig. 4 is an outside view of the 
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station from the south, and shows the condensing water 
The cooling water supply from the river passes 


inlet. 
through the main sluice gates to specially-designed 
screening plant, fig. 7, which removes as much as pos- 
sible of the suspended matter. After use the water is 
returned to the river below the intake. 

The first portion of the station to be completed was 
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Рв. 4.—STATION BUILDINGS FROM THE SOUTH. 


the coal-handling section. "The coal is delivered direct 
from the mines by rail, and at Dalmarnock sidings each 
truck passes over a weigh-bridge to a tipping platform. 
The truck is then emptied into a filler pit by an electri- 
cally-operated ram (the coal can be crushed if necessary), 
from whence it passes by means of a bucket conveyor to 
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Kia. 5.—COoAL 


The boiler house is a three-story building; the ground 
floor accommodates the forced-draught fans, their driv- 
ing motors, and the ash removal hoppers. The first 
floor is the firing level, fig. 11, and the top floor houses 
the induced-draught plant, economisers, coal silos, and 
hot wells. Each boiler room contains eight Babcock 
and Wilcox water-tube marine-type boilers, arranged 


TRANSPORTER. Fia, 6.—Авн TUNNEL. 

in two rows of four on each side of the room. Each 
boiler has three chain-grate stokers, a superheater, and 
an economiser. The normal evaporation of each boiler 
is 50,000 Ib. per hour ; its heating surface, 6,948 sq. ft., 
and grate area, 273 sq. ft.; complete weight without 
water, 122 tons; water evaporated per lb. of coal of 


Fra. 8.—BuckkT AND TRAY 
COAL CONVEYORS. 


Fic. 7.—CiRCULATING WATER 
SCREENS. 


а distributing centre, from which other conveyors de- 
liver it to the boiler-house silos or to the coal store as 
required. A travelling gantry with a grab and bucket 
conveyor is provided for handling the contents of the 
coal store. The capacity of the plant is 100 tons per 
hour, and the illustrations, figs. 5, 8, and 9, give a gene- 


“че. 9.—Boiter HOUSE TRAY 


Fia. 10.—A  15,000-Kw. 
METROPOLITAN- VICKERS ‘TURBINE 
IN COURSE OF ERECTION, 


CONVEYOR. 


10,500 n. Tn. u., 8.65 Ib.; efficiency at full load, 80 per 
cent. ; the feed-water temperature being 150 deg. F. at 
the economiser inlet. The heating surface of each super- 
heater is 2,452 sq. ft., and that of each Green econo- 
miser, 5,155 sq. ft. Each forced-draught fan, by Messrs. 
Davidson & Co., Ltd., is driven by a 35-в.н.р. B. T. I. 


Fra. 11.—No. 1 BoirkER 
Hovsr. 


ral idea of the equipment, which was supplied by Messrs. 
Babcock & Wilcox, Ltd. "The ashes fall from the boilers 
into hoppers, fig. б, and can be taken direct from the 
latter by trucks, but Babcock & Wilcox suction ash 
plant is being installed as the better method of removal. 


Fria. 123.— MiRRLEES-WATSON 
CONDENSING PLANT. 


Fic. 18.—AUXILIARY 
'TURBO-GENERATOR. 


motor, and each induced-draught fan by a 125- 
n. H. P. motor. Working under forced and induced 
draught the maximum output of each boiler is 62,000 Ib. 
of steam per hour, the final steam conditions being 275 
lb. pressure per sq. in. (gauge), with 700 deg. F. total 


—̃—ͥͤ—..x.. зис ч е ——%ãĩ— ͤ——: ͤ ——d ыыы што ыс си икин араа ААН ЕБ ññx᷑10n —. с сен с сг 


826 


THE ELECTRICAL REVIEW. [Vol 87. No. 2,233, rm 10, 1920. 


temperature; with induced draught only the output is 
50,000 lb. per hour. Three boilers suffice to supply 
steam for one turbine, and the coal silos are of sufficient 
capacity to maintain the supply for about 20 hours, in 
the event of tle stoppage of the conveyors. One of the 
chimneys, all of which are of steel, is provided for each 
pair of boilers, thus giving four per section of the 
boiler house; in the second boiler house each chimney 
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Fic. 14.—INTERIOR OF TURBO-GENERATOR Room. 


has a grit and dust settling chamber at its base. The 
feed pumps are housed separately, and each pump room 
contains two pumps, one of which is steam driven, and 
the other electrically driven. The pumps were supplied 
by Messrs. G. & J. Weir, Ltd., Holden & Brook, Ltd., 
and the British Electric 
Plant Co., Ltd., and each 
has a capacity of 200,000 
lb. of water per hour. 
Every effort has been 
made to secure economical 
working by the provision 
of measuring instru- 
ments; the equipment of 
each boiler includes auto- 
matic coal-weighing ma- 
chines, steam-flow meters, 
thermometers, pressure 
and draught gauges, and 
a CO, indicator. 

The first turbine room, 
fig. 14, will contain five 
turbo-alternator sets; the 
maximum continuous out- 
put of each machine is 
18,750 Kw., but the most 
economical load is 15,000 
KW. The first machine is 
of Messrs. Fraser and 
Chalmers' manufacture. 
the second and third are 


being supplied by the 
Metropolitan - Vicker. 
Electrical Co., Ltd., fig. ` FIG. 


10, and the fourth and 

fifth by the English Electric Co., Ltd. At 
the point of maximum  eflicieney the steam 
consumption of the sets is guaranteed not to 
exceed 10 Ib. per Kw.-hour, the steam being supplied 
at 250 lb. pressure per sq. in., and a temperature of 
T00 deg. F. with a vacuum of 29.1 in. of mercury 
when the barometer indicates 30 in. The steam con- 
sumptions at loads of 18,750, 11,250, and 7,500 Kw. аге 


15.—REYROLLE 


respectively 10.1, 10.5, and 11.3 Ib. per kw.-hour. The 
weight of the heaviest portion of a set, viz., the alter- 
nator rotor, is 103 tons. 

Each turbine discharges its steam into a condenser 
having a cooling surface of 26,000 sq. ft., the quantity 
of circulating water being 225,000 lb. per minute with 
an average velocity of 4.9 ft. per sec. The guaranteed 
vacua with varying inlet temperature of circulating 
water between 40 and 70 
deg. F. and constant 
steam flow of 160,000 Ib. 
per hour are 29.32 to 
28.5 in. The first and 
fifth condensers were sup- 
plied by the Mirrlees- 
Watson Co., Ltd., the 
second and third by the 
Metropolitan - Vickers 
Electrical Co., Ltd., and 
the fourth by the English 
Electric Co., Ltd. The 
circulating pumps, bv 
Messrs. Drysdale & Co., 
Ltd., are capable of pass- 
ing 22,500 gallons of 
water per minute 
through each condenser, 
fig. 12; the circulating 
pumps and air and con- 
densate pumps are driven 


respectively Бу 270- 
B. H. P., 290-B.H.P., and 
155-B. H. P., 730-R. P. u., 
three-phase induction 


motors operating at 400 
volts and 25 cycles. The 
air pumps are capable of 
extracting 60 lb. of air 
per hour, and each set is provided with a stand-by svs- 
tem. The condensate is pumped from each condenser 
through a Lea recorder, and thence passes through a 
feed-water heater to the hot wells. "The air filters were 
supplied by Messrs. Heenan & Froude, Ltd. 


20,000-VOLT SWITCH-GEAR. 

Two 500-K.v.4. geared turbo-alternator sets, fig. 13, 
the turbines running at а speed of 3,500 m.P.M., and 
geared to 4410-volt, 25-cvele, 3-phase, 750-R.P.M. alter- 
nators, are provided for operating auxiliary plant at 
the station under special conditions, but normally the 
auxiliaries will be supplied from the sub-station, or 
from the special auxiliary windings on the step-up 
transformers. 
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A 75-ton crane spans the turbine room, fig. 14, and 
а second one of the same size 1s installed in the work- 
shop, so. that it is a comparatively easy matter to move 
the heaviest parts of the machines installed into or out 
of the buildings. All crane motors are of the induction 
type, with wound rotors. 

The first three main alternators are being supplied by 
the Metropolitan-Vickers Electrical Co., Ltd., and the 


fourth and fifth machines by the English Electric Co., 
Ltd. Each main alternator has a maximum continuous 
at 6,500 volts, 


output of 23,400 k. v. A. and runs at a 


Fia. 16.—CoNvTROL Коом. 


speed of 1,500 R. P.. The machines are of the most ro- 
bust construction, and have been specially designed with 
a view to withstanding the severe stresses they шау be 
called upon to bear. The rotors are all of the cylindrical 
type, and are built from solid forgings. Each machine 
has its own exciter mounted on the alternator shaft. 
The pressure rise, when maximum continuous output 
at 0.8 lagging power factor is switched off, is 45 per 
cent. The maximum instantaneous 
short-circuit current of an alter- 
nator alone, when short-circuited on 
maximum continuous output condi- 


tions, 
alternator and transformers, 33,000 | | 
amps. The permanent short-circuit е7 | 


current of an alternator alone is 
3,500 amps., or of an alternator 
and transformers, 3,400 amps. The | 
field current and alternator 
efficiency at 18,750 kw. and 0.8 
lagging power factor are 350 amps. Vena 
and 96.3 per cent. respectively. Ш 
The quantity and pressure of the 
cooling air is 70,000 cu. ft. per 
minute at 6 in. water gauge, and 5" 
the maximum temperature rise of Pu) 
the stator is 55 deg. C., that of the к h 
rotor being 75 deg. C. Е 

The last important building of 
the power station is the switch 
house and control room, fig. 16, in which are housed 
the step-up transformers, by the Metropolitan-Vickers 
Electrical Co., Ltd., and the switches and control 
apparatus for all the machines and feeders. The 
main generator and  split-conductor feeder  con- 
nections are shown diagrammatically їп figs. 17 
and 18. The working pressure on the busbars is 
20,000 volts. Each alternator is directly connected to 
a bank of three single-phase delta-star connected trans- 
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formers, which are forced oil-cooled with an external 
water cooler. The transformer voltage ratio is 6,900 
delta to 20,000 star; impedance voltage, 6 per cent.: 
copper loss at maximum continuous output, 67.5 KW.; 
iron loss per phase, 22 Kw. ; efficiency at maximum con- 
tinuous output, 98.72 per cent.; weight of complete 
transformer, 28 tons. The quantity of oil used per 
iransformer is 1,700 gallons, and the cooling water 
3x80 gallons per minute. The cooling-water pump 
is driven by a 10-H.P. motor running at 1,440 m.P.w. 
The transformers have no features of note except their 
size, 7,800 k. v. A., and a 
third winding for supply- 
ing the auxiliary ma- 
chinery at 440 volts. 

All switchgear is of the 
ironclad  20,000-volt 
type; no live parts are 
exposed, апа the esti- 
mated rupturing capacity 
of each switch is 
1,500,000 k. v. A. 

The switchgear, fig. 15. 
is of very novel design, 
and is worthy of special 
attention. — All of it was 
designed and supplied by 
Messrs. А. Itevrolle & Co., 
Ltd. In place of the con- 
ventional concrete - cell 
work, ironclad construc- 
tion is used throughout, 
and every effort has been 
made to ensure that the 
switches will be as safe 
and satisfactory as any 
other part of the system. 
This condition can hardly 
be said to have been ful- 
filled in the past, but it is 
hoped that this design 
wil remedy the defects of the apparatus ordinarily 
used, and special precautions have been taken to ensure 
that the danger to operators will be reduced to a mini- 
mum. All the switches are operated from the control 
room, fig. 16, in which the electrical measuring instru- 
ments and signalling devices are situated. 

The first section of the switch house contains five 
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Fids. 17 AND 18.—MAIN GENERATOR AND SPLIT-CONDUCTOR FEEDER PROTECTION. 


alternator switches, 18 feeder switches, two coupling 
and two sectionalising switches. 

A large 250-volt battery, consisting of 125 cells, hav- 
ing a capacity of 3,000 amp.-hours at a discharge rate 
of 300 amperes for ten hours, supplied by the Premier 
Accumulator Co., Ltd., is placed in the basement of 
the switch house. The battery will be used for the excita- 
tion of the main turbo-alternator exciter fields, the 
switch house travelling crane, and emergency station 
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lighting. Two 100-volt batteries, each consisting of 


55 cells, having a capacity of 250 ampere-hours at a 
one hour rating of discharge, have been installed below 
the control room for the operation of the main switch- 
gear controls and telegraphs. These batteries are in- 
tended to be used alternately. 2 | 

The charging of all the batteries will be performed by 
duplicate inotor generators, supplied by the Electric 
Construction Co., Ltd., each consisting of a 440-volt 
induction motor coupled to a p. c. generator, giving 650 
amperes at 225 to 325 volts, and another giving 100 
umperes at 75 to 150 volts. The switchboard is by 
Messrs. Kelvin, Bottomley & Baird, Ltd. Е 
The neutral point of the 20,000-volt system will be 
earthed through a resistance capable of passing 500 
amps. at 11,500 volts; a water resistance will be used 
for this purpose, in the first instance at least. The 
neutral point of each alternator will also be earthed 
through a resistance, the exaet form of which has not 
yet been definitely decided on; this resistance will pass 
1,500 amps. at 3,800 volts. 

The electrical energy will be transmitted from Dal- 
marnock power station at 20,000 volts to various sub- 
stations, where it will be transformed by step-down 
transformers, supplied by Messrs. Ferranti, Ltd., the 
British Electric Transformer Co., Ltd., and the Metro- 
politan-Vickers Electrical Co., Ltd., to 6,500 volts to 
supply the existing E.H.T. mains. Transformation to 
440 volts for А.С. distribution and conversion to p.c. at 
500 volts would provide for т.т. supplies. The 20,000- 
volt cables manufactured by Messrs. Callender’s Cable 
and Construction Co., Ltd., and W. T. Glover & Co., 
Ltd., are of the 3-core split-conductor and 6-core types, 
and are controlled by the Merz-Hunter system of protec- 
tion. A twelve-pair air-spaced telephone cable is laid 
with each feeder for signalling and telephone purposes. 
At the distributing centres banks of 1, 875-k. v. A., single- 
phase (three in a group), step-down transformers, 
20,000 to 6,500 volts, are installed. Switchgear of the 
ironclad type is provided on both 20,000- and 6,500-volt 
sides. The distributing centres will be interconnected 
by 20,000-volt feeders. | 

The laying, jointing, and connecting-up of the system 
of distribution has been carried out with direct labour 
by the Corporation Electricity Department. The design 
of the station and the working-out of all the details of 
construction was accomplished by the department’s own 
staff, to whom very great credit is due. 

Messrs. Merz & McLellan, consulting engineers, acted 
in an advisory capacity. On the appointment of Mr. 
W. W. Lack ie to be one of His Majesty's Commissioners 
under the Electricity (Supply) Act, 1919, Mr. R. B. 
Mitchell became the engineer and manager of the depart- 
ment, some idea of the magnitude of which will be 
gathered from the fact that in 1920 the output of the 
undertaking is expected to reach a total of nearly 180 
million units, which figure was exceeded in 1918, In 
1919 the maximum plant capacity of the undertaking 
was approximately 67,000 kw. with a maximum load 
of about 65,000 KW., and the connected load reached 
nearly 160,000 Kw. 


THE power station, erected in the Eastern district. of 
the city, was formally inaugurated and inspected 
on September 2nd, a large company, including 
engineers from all parts of the country, being present. 
The ceremony was performed by ex-Bailie Kennedy. 
convener of the Electricity Committee, and ex- 
Baihe Sadler, the sub-convener, the former turning on 
the steam to one of the turbo-alternator sets, while the 
latter closed the excitation switch and brought the pres- 
sure up to 20,000 volts. At the subsequent luncheon, 
Lord Provost Stewart presiding, Councillor Bruce 
Lindsay, convener of the Electricity Committee of the 
Edinburgh Town Council, proposed ‘ The Corporation 
of Glasgow.“ and expressed satisfaction with the man- 
ner in which the city had met the increased demands for 
electricity at a cheap rate. In Edinburgh they were 


building ‘a new power station, but had been delayed by 
the Ministry of Munitions during the war. Ultimately 
the Glasgow Electricity Department would have a capa- 
city of 200,000 kw., and they in Edinburgh would have 
something under half of that. He understood, however, 
that the price of electricity in Edinburgh was lower than 
that in Glasgow, and for that the ‘ Capital" was en- 
titled to some little credit. | 

Lord Provost Stewart, in acknowledgment, said that 
what they had seen at Dalmarnock must have convinced 
them that the Corporation was determined to do its 
utmost to ensure that electrical power would not be lack- 
ing to supply the needs of a great industrial community. 
The history of the Electricity Department was a record 
of progress throughout. Iu the first year's working, 
that of 1893, it had produced 408,590 units for 108 con- 
sumers, Last year they had increased the output to 
over 174,000,000 units, while the number of consumers 
had reached 43,000. When he was convener of the Elec- 
tricity Committee in 1906 the capital of the department 
was £1,800,000; now it was nearly 44, 500.000. The 
revenue was then £245,000; now it was not far short of 
£1,000,000. In the same period the output had been 
increased by over 400 per cent. They would not claim 
that this success was due to their own administration or 
refuse to admit that much of it had been effected by their 
highly capable staff. ст ^ 

Mr. J. Train, of Messrs. Train & Taylor, building 
contractors, proposed The Electricity Committee.“ 
and ex-Bailie Kennedy, in reply, explained that the 
excavations for the station had been made in 1914, but 
it was not till 1917 that building was really begun, and 
even then the (Government put a restraining hand on 
them. 

Ex-Bailie Sadler submitted The Contractors,“ and 
pointed out that the contractors had received up to the 
present about £1,250,000, and that by the time the 
work was finished they would have received over 
£2,000,000. The committee hoped that before the winter 
was over the contractor who was setting up the second 
turbo-alternator would have completed the work [one set 
is already in commission aud two others are under con- 
struction]. Glasgow would then be free from any troubles 
in the way of electricity supply. Mr. A. M’Kimstay 
(Metropolitan-Vickers Electrical Co., Ltd.), who rephed, 
congratulated the Corporation on being the first to com- 
plete what was now generally termed a super-power 
station," and asked Messrs. Kennedy & Sadler to accept 
on behalf of the contractors a silver tray and tea service 
each. The health of the engineer and manager was 
proposed by Mr. Н. W. Bewsher, manager for Scotland 
for Messrs. Babcock & Wilcox, Ltd., and Mr. R. B. 
Mitchell replied. | 


Precision Galvanometer for Thermo-Electric Measure- 
ments.—A new principle has been developed by Mesars. T. R. 
Harrison and P. D. Foote whereby an ordinary millivolt- 
meter may be converted into an instrument in which the 
usual errors arising from variable line resistance are eliminated. 
According to a paper in the Journal of the A. I. E. E., the 
instrument measures true E.M.F. in a simple circuit or, if 
connected across & resistance or network through which cur- 
rent flows, it indicates the potential drop which would have 
existed had the instrument not been connected. Although it 
operates as a potentiometer in this respect, the instrument does 
not require a standard cell or an auxiliary battery. The only 
H. M.. employed. is that of the source measured. There is no 
loss in precision of setting results; in fact, the adjustments 
may be made to ten times the scale accuracy. Various wiring 
diagrams and methods are discussed for building instruments 
of zero temperature coefficient and proper damping. A new 
deflection potentiometer is described which offers considerable 
advantages over the ordinary type for small E.M.F.'8 in a 
circuit of variable resistance. Although the instrument was 
designed for pyrometric work, its usefulness is not confined 
to this field. It may be used as а galvanometer with an ordi- 
пагу potentiometer, and then forms a deflection potentiometer 
which requires no compensation other than that provided by 
the indicator. "Ihe compensated millivoltmeter may be used 
in multiple installations of thermocouples having diferent line 
resistances, as many resistances being used as there are therino- 
couples. Other applications are discussed in the paper, and 
the theory of compensation and damping, &e., is fully con- 
sidered.— Technical Review. 
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+ THE MACHINE-TOOL 


appeared last week, many of our readers will have visited 
Olympia themselves and have seen all there is to be seen. 
For the benefit of those who have not yet had the oppor- 
tunity of inspecting the display of up-to-date machinery 
that is on view, it may be explained that, apart from the 
general excellence of the machine tools shown, the Exhi- 
bition is of interest from the electrical point of view. 
Although only about 20 stands out of the total of nearly 
200 can be described as exhibiting electrical apparatus, 
which incidentally is mostly already familiar, the machine 


tools themselves are noteworthy from the point of view of 


electrical driving. A large number of the machines on view 
are to be seen actually working, a good policy, as there is 
nothing like actual demonstration for convincing the 
visitor. | | | 

For exhibition purposes, clectric motors and switchgear, 
supplied by а variety of well-known manufacturers, are used 
exclusively for driving the tools. But an inspection, of the 
exhibits at once conveys the impression that a large 
majority, if not quite all, the machines are adapted to elec- 
trical driving for normal operation, and those that are not 
can with little difficulty be converted. 

"Three methods have been adopted for speed reduction 
between tne electric driving motor and the machine iteelf, 
for which purpose either gears, chains, or belts are used. In 
general it would appear that the last-named method is only 
employed in the case of what might be termed the smaller 
machines, all the larger ones having individual motors from 
which the power is transmitted by means of gears or chains. 

Before continuing our brief review of the electrical or 
allied exhibits, it may be mentioned that during the three 
weeks in which the Exhibition will remain open, a number 
of conferences has been arranged to take place at Olympia 
On the 21st inst. the Industrial League and Council has 
arranged a conference of employers and employed, and on 
the 22nd inst. an Industrial “Safety First Convention, 
under the auspices of the Home Office and the British 
Industrial * Safety First" Association, will be held, in con- 
nection with which Mr. Leon Gaster, secretary of the 
Illuminating Engineering Society, will speak on the subject 
of “ Lighting as an Aid to Safety.” 

The Exhibition was opened last Friday evening for the 


purpose of a private inspection, which was followed by the 


inaugural banquet, at which Sir Alfred Herbert, K.B.E., 
president of the Machine Tool Trades Association, presided. 

16 was explained that the Ministry of Transport had 
made possible the holding of the Exhibition by facilitating 
the transport of ‘exhibits both by road and rail, the railway 
companies having refused in many instances to transport 
the machinery. It was also suggested: that the Ministry 
might cause excursion trains to be run between the northern 
industrial. centres and London, so as to encourage and 
attract visitors to the Exhibition. | 


Тнк TECANICAL COLLEGE, Loughborough.—This' well-known 
institution, which provides technical training facilities in elec- 
trical, mechanical, and automobile engineering, chemical technology, 
pure science. commerce, law, and economics and the arts, has 
accommodation for 1,000 studente, the present enrolment being 
1,100. Ita machine-tool equipment consists of 500 pieces of 
modern single-purpose and automatic machinery. The whole of 
the exhibits on the stand of the College are the products of the 
studenta in the engineering departments, and consist of limit 
gauges, a physical balance and component parts, parta of hosiery 
machines: and: various componeuta, in addition to a number of 
instruments, e. f ч 

TRE INTKGRAL OxvaEN Co., LTD., London, exhibits component 
parta of an improved electrolytic generator of integral unit, or 
cell type, which is claimed to set a new standard of quality and 
performance in oxy-hydrogen generating apparatus; the “І. O. O.“ 
system and- piant was desoribed and illustrated in our issues of 
August let and Sth, 1919, and is compact and efficient ; the claims 


AND ENGINEERING EXHIBITION, ` 


E | _ (Continued from page 297.) 
‘Since the first instalment of our review of the Exhibition 


made for it include flexibility of operation, and the production of 
the maximum volume of gases of a high degree of purity at 
minimum oost. К 


Messrs. BRAMPTON Beos., LTD., Birmingham, exhibit inverted- 
tooth, roller and compound-roller types of driving chains, as used 
for the transmission of power, also chain wheels -and chain-whee 
outters. Inverted-tooth type chains are employed extensively for 
high-speed transmiasions, such as line-shaft drives, machine-too 
transmissions, &c., whilet roller chains are used for light and heavy 


-drives of medium and low speeds. Each type of chain is suited 
fox work of a apecific nature, usually decided by the speed at which 


the chain has to run. The employment of chains for the trans- 
mission of power affords many advantages, and the field of appli- 
cation for their use is practically unlimited. Of the many 
recommendatory features of chain gearing which warrant oonside»- : 

ation, the following are, perhaps, the more important :— 
The positive action of chains prevents the leakage of powe 
through slip, and enables them to run without the initial tension 
| т 
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Еа. 10, —BRAMPTON CHAIN! DRIVE. 


required for belta, thereby reducing bearing friction toa minimum, 
Actual experiments have proved that the loss of power in a well- 
made chain drive does not appreciably exceed 2 per cent. 
throughout practically the whole life of the drive, so that chain 
gearing has a high maintained efficiency. Chains are adaptable to 
varying conditions in respect of speed ratios, shaft-oentre distances, 
nature of load and power to be transmitted, temperature, Xo. 


For transmissions on machines for repetition work, the even 
turning movement of a chain drive—owing to the multi-tooth 
engagement of the chain on the wheels—gives a superior quality 
of finish to the work produced, and inoreases the rate of pro- 
duction. Chains run silently, and require little attention beyond 
efficient lubrication. 

Fig. 10 shows an application of the Brampton inverted-tooth 
type 2f chain for a direct drive from a motor to a lathe. 


MEssBs. METAL INDUSTRIES, LTD., F are 
showing samples which have been treated by the Sheratdising, or 
dry- vapour galvanieing, process as a protection for iron and steel 
against corrosion and pitting., А атпа]! plant for carrying out the 
process is also on view. - i A 


4 


THE RELAY AUTOMATIC TELEPHONE- Co., LTD., London, 
exhibits a number of different types and sizes of apparatus and 
accessories. With this telephone system a call is effected by 
rotating а dial attachéd to the instrument to indicate the number 
required, and the switchboard makes all the. necessary connections 
automatically in four seconds. Themanually-operated switchboard is 
replaced by a series of eléctromiagnetic relays, which are non- 
mechanical and have a maximum armature movement of 1/32 in., 
whereby wear and tear is reduced to the minimum. Each tele- 
phone is connected to the central exchange by two wires, in place 
of a multi-wire cable, and it is possible to extend to any capacity 
from à smal) number of lines without interfering with existing 
apparatus, : 
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THE SIMOON ENGINEERING Co., LTD., London, has on view a 


range of D.C. motors covering powers from 0'5 to 12 H.P. The 
motors are made in three types—open protected, semi- and totally- 
enclosed—and all parts are standardised and interchangeable, In 
addition, there are various parts of representative series of 
stampings, armature and commutator details, a panel showing 
representative types of fuse switches, and a series of castings. 
Finally, there is a 6-H.P. 220-volt D.C. motor and control gear 
driving а repetition lathe for mass production of bar work up 
to 1 fs in. 

Messrs. W. CANNING & Co., LTD., Birmingham, are exhibiting 
machinery, chemicals, and materials, for general electro-plating 
and polishing, including a belt-driven low-voltage dynamo, motor- 
generator, a polishing lathe, electric polishing motors, exery 

ders, disk grinding ma shines, overhand buffing machines, 
flexible shafts, &c., in addition to polishing mops in all sizes and 
qualities for polishing all metals, felt-polishing bobs, polishing 
leather, leather bobs, polishing brushes, polish, and composition 
plating chemicals, including nickel, copper and brass salts, and 
nickel, copper, and brass anodes. 


MESSRS. ALFRED HERBERT, LTD., Coventry.—This extensive 
exhibit comprises nine stands in all, situated in various parts of the 
exhibition hall, and includes the three stands occupied by the 
French, Italian, and Belgian agents. Ав sole distributors for the 
Lumsden Machine Co., Ltd., апа Messre. Tangyes, Ltd., the firm 
has an interest in two other stands. Chief electrical interest 
centres round the machines which are arranged for electrical 
driving or control, and in the various tools, such as drills, hammers, 
&c., that are electrically operated. The firm has been appointed 
the world-wide sole agents for capstan dial gauges, the use of 
which in connection with electrical work may be extended to the 
measuring of mica disks and the like. This gauge was 
required for testing the thickness of various mica disks, and 
however light the anvil pressure might be with regard to accurate 
readings, it was found impossitle to push the disk between the 
anvils without scratching it. A swinging arm is fitted, a spring 
holding the lever against the push-pin, and causing the plunger 
to be always in its upper position. The disks are held by the 
operator between the thumbs and fingers of the hands, pushed 
between the anvils, and the disk then released, and on being 
released the operators hand moves the swinging lever outward, 
allowing the plunger to come down on the mica disk and register 
its thickness. Immediately the operator grasps the mica disk эраіп, 
the swinging lever comes back and automatically lifts the plunger 
off the mica disk, which can be very easily withdrawn. The 
capstan dial gauge lends itself very readily to repetition gauging. 

The range of the electrics] industry is so large that there are 
few machine tools which are not suitable for installation in works 
carrying on the manufacture of electrical goods. The firm has an 
extensive experience in the tooling-up of capstan lathes, turret 
lathes, full and semi-automatics for the expeditious machining of 
parts for motors, rotors, magnetos, &c., and a number of such 
machines are on view. 

Dealing with the small-tool section of the exhibits, figs. 11 and 12 
show a Van Dorn electric grinder and drill, while fig. 13 is a 
phantom view showing the mechanism of the latter. 


Figs, 11 AND 12.—VAN DORN ELECTRIC GRINDER’ AND DRILL. 


The gear case is a light aluminium casting reinforced with ribs 
which prevent distortion, and is not only an efficient housing for 
the gears, but forms a grease chamber from which the gears and 
main spindle bearing receive ample lubrication. The bearings are 
made of materials with long wearing qualities ; each end of the 
armature shaft runs in a ball journal bearing fitted in a steel 
housing, and the thrust is also taken on a ball thrust washer. The 
gear spindles run in high grade phosphor-bronze bearings. 

The motor is series wound, which renders the speed automatic, 
the pressure used to force the drill into the work governing the 
speed of the drill. The armature and field coils are former wound. 
The armature is of the slotted drum type, built up of soft steel 
laminations ; on the DA 2 and larger machines the armature is 
built on а hollow shaft to preserve lightness. The brush holders 


are simple in construction with a uniform adjustment, and While 


firmly held may be readily removed, 

These tools, designed to withstand severe usage, are easy to 
handle, being light and compact, and yet will develop a large amount 
of power. Drills up to 1-їп. capacity may be operated by either 
direct or alternating current; they are, therefore, available at all 
times, and another advantage of the design lies in the fact that the 
Grill spindle is offset, so that holes may be drilled close to a flange or 
similar projection. Machines up to’j in. are fitted with a fuse; all 
sizes are suitable for connecting by means of а two-pin plug to a 
socket fitted on the nearest wall. The connection is not included 
with machines. On machines over j-in. capacity a double pole- 
fuse can be fixed between the main switch and connecting socket. 

All sizes are provided with a three-core cable, which is con- 
nected to earth, thus ensuring the safety of the operator against 
shock. Accessibility is one of the chief features of the design ; by 
removing the screws which hold the bottom head and armature 
end-plate, all parts may be readily cleaned. Tools are very easily 
inserted and removed. Machines up to g- in. capacity are fitted with 
a drill-chuck specially adapted for the purpose. On the larger 
sizes the drill is inserted into a removable socket or adapter having 
a square driving part which fits the spindle; this permits the 
ready removal of tools without the use of a drift. The gears, 
accurately generated, are made of special heat-treated steel 
hardened and ground; they will run for a long time without 
appreciable wear. 


I 


Fie. 13.—MECHANISM OF VAN DORN ELECTRIC DRILL. 


Other exhibits are magnetic chucks, the use of which for 
holding work on the machine has greatly increased in the last few 
years. They can be applied to most operations. and their use often 
increases the production of a machine by 50 per cent. by elimi- 
nating " setting-up” time. Cooper Hewitt mercury-vapour lamps 
usually supply the illuminant for the photostats marketed by the 
firm. The apparatus is a large camera, with self-contained 
developing and fixing arrangements for prints without the use of 
a dark room. Tracing and hand-copying are superseded, and con- 
siderable saving of time and labour is effected by the use of the 
device. А rotary print-washer and electrically-driven drying 
machine are provided with the outfit. The dryer consists of a 
revolving cylinder, heated by electricity or gas; the wet prints 
are conveyed between the absorbent surface of the cylinder and a 
continuous band, being delivered quite dry after one revolution of 
the cylinder. 


THE ELECTRICAL APPLIANCES Co., LTD., London.— Those 
interested in cleaning problems should visit this stand, where the 
merits of the Imperial-Eureka vacuum cleaner are demonstrated. 
It is electrically-driven and combines convenient operation with 
the portability of a broom. The cleaner is used for a variety of 
industrial purposes; London’s omnibuses are cleaned by ita aid, 
and it is also employed in hotels, theatres, &c., and on board ocean 
liners. During the war it was used to clean out periscopes during 
assembly, and Naval turbines were cleaned out during manufacture 
by means of the device. 


THE UNIVERSAL GRINDING WHEEL Co., Lro., Stafford.—This 
firm is exhibiting a variety of grinding wheels and sharpening 
stones, and is also showing inside the stand kinematograph pictures 
of the various stages in the complete manufacture of grinding 
wheels, which were taken recently at ita worke at Stafford. By 
this happy thought the company brings ita factory to the con- 
sumer, and shows him the many different operations in the manu- 
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atare of n 8 tor every purpose, » auited to every абе 
Of material from the coarsest fettling to the finest gauge grinding. 
Among. other exhibits are shown wheels of less than i in. in . 


diameter to over 30 in.; and, as proof of the performance of Uni " 


wheels, are shown examples of actual jobs, internal combustion . 
engine crank-shafts, cam shafts, and gudgeon-pins, together with . 


the wheels themselves. 


Of special interest to pattern-makers will be the new line of. 


1 stones. There are also joiners’ oil-stones, gauge 

& stones, razor hones, Ko. Mention should also be made 
of the head stock of & Snow grinding machine carrying special 
sandstone segments as used for grinding tobacco knives, &o., and 
also of samples of corundum, emery, silicon carbide, and fused 
aluminous abrasive materials. 


THE “Coventry” CHAIN Co., LTD., Coventry, manufactures 
high-duty, high- precision driving chains suitable for all sorta of 
power transmission. The exhibit comprises specimens of inverted- 
tooth (noiseless) and roller chains for transmission of power, 
together with a drive, fig. 14, having a ratio of reduction of 680 
to 1, which illustrates the ease with which oonsiderable reduction 
or inorease of speed oan be obtained with chain gearing. The 
»educ ion is acoomplished in three stages ; the first, a reduction of 


Fic. 14 —CovgNTRY NOISELESS CHAIN DRIVE. 


32 to 1, is effected by the shain triple-reduction spsed box, type 
DDD 2; a further reduction is obtained by means of a duplex 
roller drive. having 13 and 40 teeth, operated by the duplex 
roller chain No. 260 D of 1 ir. pitch. The final reduction is made 
by a chain drive utilising 14 in. pitch, 8 x 9 combination of the 
iaverted tooth (noiseless) chain with wheels having 21 and 144 
teeth, the ratio of these being 6'85 to 1. 


THE ELECTRICAL APPARATUS Co., LTD., London, has an exhibit 
comprising various types of D.C. and A.C. motor control gear, and 
A.C. switch gear, suitable for use in oonjunction with motor- 
driven machine tools, manufactured by itself and its associated 
company, Messrs. Bray, Markham & Reiss, of Walthamstow. The 
automatio and hand-operated D.C. control gear comprises a group 
of standard starters of various types and sizes for hand operation, 
heavy-duty slow-motion starters, commercial type panels, auto- 
matic starters of various types for push-button control, totally- 
enclosed motor control pillars suitable for hand and automatic 
operation, and multiple-lever starters for large D.C. motor). 
Several of the various types of automatic starters and control 
pillars are shown in operation with a 15-H.P. D.C. motor of Messrs. 
Crompton & Co.'s manufacture. The А.С. control gear includes 
faceplate starters, suitable for three-phase induction motors of 
40 H.P. and upwards ; several typical starters are shown with and 
without overload and no-volt releases, and of the open and tota ly 
enclosed patterns. 

In addition to the various faceplate startera referred to above, 
the firm hag developed a very complete series of drum-control gear 
for А.О. motors, contact fingers and drums of a standard pattern 
being used throughout the whole series, both of the oil-immersed 
and air-break patterns. The exhibits of this form of control gear 
include auto-transformer starters, star-delta switches, reversing 
star-delta switches, rotor starters with step-by-step slow-motion 
device, ard combined stator and rotor starters, with automatic 
trips. which form a complete controlling unit for induction motors. 
Finally, examples of the firm's А.С. ironclad oil-immersed Н.Т. 
switches are shown. These are so designed that they can be used 
alone or in combination with others, to form distribution panels, or 
with starters to form motor control panels ; the same form of con- 
tact finger and switch drum as those used in the drum type control 
gear are employed. Points particularly noteworthy are mechanical 
sirength, simplicity of design, the mica and metal construction, and 
accessibility of all parts when opened up for inspection. 


(To be continued.) 


LEAVES FROM AN INSPECTOR'S NOTE BOOK. 


т “ANODE.” > 


A FAIR portion of an electrical inspector’s time is 


occupied in dealing with breakdowns, and it is in the 
handling of these that an inspector either makes or 
mars his position. 


— 045 


vu f 
. * 


A breakdown of an insured machine presents many 


different aspects; first, the owner of it wants the neces- 


sary repairs executed quickly, so that his output is 


diminished as little as possible; secondly, the inspector 


has to satisfy himself that the breakdown constitutes 


a legitimate claim, and, further, has to see that the 


necessary repairs are carried out in a proper manner, 


yet to ensure that his company does not pay for any work 


which may come under the heading of maintenance; 


thirdly, the firm executing the repair has a different 


way of looking at the job. 


in the way of repairs being done. 


By repairs I mean a repair to an armature, ав op- | 


posed to a rewind. To repatr an armature winding,. 


I will candidly admit, is not the sort of thing I care 
for, yet here comes the fourth aspect, the view taken. 


by the insurance company's head office mandarins, 
who naturally expect all repairs to be carried out at 


It wants the repair to do 
it credit, and generally puts all the obstacles. it can 


the least cost, and that if a repair will make the 


machine serviceable, it shall be carried out. 


It will be seen, therefore, that a breakdown, of neces- 
receives very careful attention from quite a num- 
and to reconcile all these 
conflicting interests sometimes calls for the exercise of 
no small amount of tact on the part of the inspector. 


sity, 
ber of interested parties, 


I mentioned that the inspector has to satisfy himself 


that the breakdown constitutes a legitimate claim, and 


although I have had very few instances where this was. 
not the case, yet on one occasion I had to advise my 


company that, in my opinion, a claim made was not in 


accordance with the terms of the policy, the circum- 
stances being as follows:— 

A firm had a number of 300-kw. generators in ita 
power house, each of these being direct coupled to an 


engine running on producer gas. The conditions under 


which these sets were run were not ideal, owing to the 
bad ventilation of the power house, and as the insula- 
tion resistance of the machines were extremely low, 
owing to the effect of the gas fumes, I put forward a 
suggestion that fans should be fitted to give а current 
of air across the house from the generator end to the 
engine end. 
out of the generators, and re- varnishing of the wind- 
ings. 


I further suggested а thorough cleaning- . 


Some six weeks later I was advised that one of еш | 


sets had broken down, and on attending, I found the 


armature of the machine in question earthed at one 


of the slot ends. 


I had the machine sent to a firm of electrical en- 


gineers in the vicinity for repairs, and advised head 
office accordingly. 
repairers, I found the insulation of the coils to be 


very brittle, and that the only way to carry out the 


job satisfactorily was to have the armature completely. 


On examining the machine at the ' 


1 


stripped and rewound. Orders to that effect were there- - 
fore given, and in due course the armature was re-“ 


turned to the firm, and put into use again. 


In the meantime, my recommendation as to ventila- . 
tion had been carried into effect, so no further trouble 
was anticipated on the score of gas fumes, which 1 
considered were the cause of the armature giving out. . 
Within three months this same armature broke down 
again in precisely the same manner as on the previous . 


occasion, and had I not seen the repairs carried out, 


I should have suspected that the repairers had not 


exercised all due care in the rewind. 


I was satisfied in my own mind that the trouble was 
not with the armature, yet could not at the moment 
point to any likely cause of the trouble, so advised шу: 


company that I would report later on. 


—— a eee 
A» +- m 4 42 
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A few days afterwards, I visited the scene of the 
o&tastrophe again, not that I had any particular reason 
for doing so, but just to have a general look round. 
In the course of my tour I spotted an oil barrel full 
of water, and further on, & piece of wood with a couple 
of sheet iron plates fastened on it. 

As the engineer in charge on the occasion of my last 
visit could not suggest any cause for the breakdown, 
it was no use asking him what the barrel was for, so 
I asked the engine driver. He said the use of the con- 
traption was to start the engine by motoring the 
dynamo, the engine being difficult to get away. І then 
tackled the engineer, who reluctantly admitted that he 
had motored the dynamo. Оп reporting this to head 
office, they promptly declined to pay, on the ground 
that the machine was used for a different purpose to that 
for which it was insured. ` 

Speaking about liquid starters reminds me of one 
occasion when I was called in to examine a motor which 
persisted in blowing its fuse immediately an attempt 
was made to start it. I found that the starter had been 
taken to pieces, and wrongly connected internally. As 
the motor was doing work of national importance, 
being engaged in pumping at a brewery, it was essen- 
tial in the best interests of the nation that it should 
be promptly put to work, so I rigged up a liquid starter 
with the aid of a bucket lying handy, апа a piece of 
sheet iron, insulating the whole affair by standing it 
on a piece of dry timber. After getting the motor 
away, I was leaving the job, when I heard a magnifi- 
cent flow of language from the neighbourhood of the 
motor. It transpired that the bucket belonged to а 
labourer, and I had quite unwittingly taken it. On 
looking round for his bucket the labourer took hold 
of it, not noticing the wires connected to it. Hence 
his remarks, which point the moral that all electrical 
plant should be efficiently earthed in accordance with 
the rules laid down for our guidance. | 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
‘unless we have the writer’s.name and address in our possession, 


Power Factor. 


Permit me to add a few remarks to the discussion on power 
factor. I agree with Mr. Dorey in his objection to many 
points in Mr. Turnbull's article, and would suggest even going 
further and charging for K.v.a. only, the charge, of course, 
being modified in accordance with the P.F. of the whole 
system. The consumer would then do all he could to keep 
his load at unity P.F., and he would lose nothing if he kept 
at the P.F. of the system, the charge being based on that. 

One point Mr. Dorey does not take up. Mr. Turnbull 
states that at one part of the cycle current comes from the 
generator and at another part it receives current as a motor. 
This, I presume, refers to the extra current which we call 
“* wattless,’’ for if it referred to the negative half of the wave, 
в generator would never give any power since as much would 
be returned as given out during the positive half of the wave. 

Mr. Turnbull evidently thinks the '' wattless ' current is an 
oscillating power. 
moment and reduced at another. In the sense that the cur- 
rent is alternating this is so, but the real fact is that the 
current is increased all the time by the extra or '' watt- 
less " current, which is a quarter of a cycle out of phase with 
the power current, and when added vectorially gives the cur- 
rent which is measured on instruments, as а root mean 
square. This '' wattless’’ current is there all the time, a 
varying portion of the measured current at times in the cycle 
and an opposing current preventing а portion being measured 
at other times, but always there, as an alternating current, 
never taking power from the generator (it causes heat losses 
in the copper and iron, but this only adds a small percentage 
to the power current and is measured as power to the regret 
of the consumer), and never giving power back. It is merely 
circulating through low-resistance windings and maintaining a 
magnetic flux doing no work, being merely & medium to pass 
work through. 

I hope this may clear the matter and prevent any reader 
from obtaining a wrong impression of reversing power, and I 
trust Mr. Turnbull will take this criticism as being intended 
to assist him and not try to rub in analogies which are irri- 
tating to many technical men. We quite realise that it is 


That the main current is increased at one . 


difficult to follow the actions of alternating currents, in our 
minds. I am often out of my depth. . In conclusion, may I 
suggest there is. no need for the word horrible, as used by 
Mr. Dorey—it is an unkind word. Why not incorrect 
analogy," and keep to pure argument? MEE 


| Chas. Н. Harvey, 
| | B. Sc. (Lond.), dc. · 
Ponder 's End, September 5th, 1990. — . „ 


— —— — —— — 


Why is the Contractor Permitted to do it? 


. After reading your correspondent's letter, the counter ques- 
tion occurs to me * Why should not the contractor be allowed 
to do it? " The I.E.E. very excellent wiring rules are not 
law, and cannot be enforced by anyone except, if he so desires, 
by the owner of the property that is being built; without 
being thought guilty of expressing a word of disparagement 
concerning the I.E.E. rules, I may venture to suggest that 
they are perhaps more useful to the architect or civil engineer 
than to members of the I.E.E., who are competent to judge 
and to decide for themselves whether one system or another 
is suitable, and a man who ventures off the well-worn track 
of every-day practice should be complimented rather than 
decried. The push-joint conduit is very useful material, and 
in my opinion by no means to be despised. This does not 
inean that I advocate it for the job in question, because I 
do not know the details; for a similar reason I should refuse 
to condemn it. | 

As to the supply authorities declining to connect a push- 
joint installation, they of course have no voice in the ‘matter, 
nor are they entitled to know anything about the sort of con- 
duit that is used; provided that the insulation is up to the 
standard indicated in the Board of Trade regulations, the 
supply authority is compelled by the Act of Parliament under 
which it has the right to carry on its business to connect up 
and supply the energy demanded. 

As to the insurance—the tenant would only be interested in 
insuring his furniture and effects—in issuing a policy to cover 
these no inquiry is made about the system of conduit. em- 
ployed in connection with the wiring of the house. 


Chas. A. Baker. 
London, September 7th, 1920. OT 


Single-phase Meters on Three-phase, Three-wire Systems. 


I have followed with considerable interest the comments on 
the article, written under the above heading, which appeared 
in your issue of June lith. | Ы 

Being interested in integrating watt-hour meters, both p.c. 
and л.с., I should like to see a good practical and instructive 
article on the above-named subject. 

Mr. J. Henderson writes: ''If E is the star voltage and I 
the current in the corresponding meter element, the single- 
phase meter will read EI cos 9. | | 

The total power will be 3EI cos ¢ | - 

In the issue of July 9th Mr. D. Sclar mentions that he has 
checked a single-phase meter, connected in the above manner, 
against a 3-phase 4-wire meter, and has found that, in some 
cases, it read 10 per cent. to 20 per cent. less than it should. 
have done. | Е "nv 

Following this there is a letter in your issue of July 30th 
from Dr. Charles C. Garrard. He states that the difficulties 
mentioned by Mr. Н. С. Solomon can be overcome, e.g., the 
current coil of the wattmeter can be connected in phase A, 
with the potential coil connected from phase 4 to the neutral 


point. | 

I take it that this is the same arrangement that Mr. Sclar 
made and found, as already stated, to register slow in some 
cases. 

Continuing, Dr. Garrard says: '' Another method is to use 
two potential transformers suitably connected.“ | 

I should be glad to know what are the suitable cónnections 
for the various methods, and hope someone will be good 
enough to deal with this matter. ЕС dM 

Stop Watch. 


September 5th, 190. 


— uem ie - 


Extra Long-distance Transmission of Electrical Energy. 


I have been reading with interest the articles appearing 
under the above heading. I am in disagreement with them 
in во far as they advocate quarter- and half-wave transmis- 
sion lines, and even venture to say that telephone engineers 
already have (at least in part) solved the problem; power 


-engineers now having only to design suitable apparatus with 


the necessary operating characteristics, which are briefly a 
constant ratio of voltage to current, i.e., ag the power to be 
transmitted is increased then the voltage and current are 
both to be increased in the same proportion. 5 
We already have in operation generally constant-voltage 
systems of all kinds as well as the Thury constant- current 
system. So why not a system where the ratio of voltage 
to current is constant? The conditions necessary for the 
long-distance transmission of power by alternating currents 
are :— 
1. The equivalent of а line of infinite length. 
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2. The ratio of voltage (volts) to current (amperes) to be 
kept equal to the characteristic impedance of the line in 
ohms. For an overhead line approximately the impedance 
equals the square root of the ratio of the inductance (henries) 
to the capacity (farads) of the line per unit length. 

3. In order that the system may be equivalent to an in- 
finite line it will be necessary for the motor at the distant 
end to keep the voltage and current in the prescribed ratio 
at all loads. 

4. Where the characteristics of the line change trans- 
formers will have to be inserted such that their ratio of 
transformation is as the square of the line impedances to be 
Joined together. Alternatively the impedances could be made 
т by the insertion of series inductance in one or other 

ihe lines. Inductance could also be added if a higher 
voltage per ampere of current was desired for economical 
reasons, or to compensate for pieces of underground cable. 
The system would have the following advantages :+- 

1. Independent of frequency. | ` 

‚2. The efficiency constant at all loads, the losses; varying 
directly à8 the power transmitted. | | ; 

3. The voltage would fall uniformly from the power station 
to the load. . | | | 

4. Intermediate taps could be made to the line provided 
condition (2) above was fulfilled. Possibly some form of 
variable-ratio transformer where a drop in voltage in the line 
could be produced proportional to the current taken out could 
be used. The principal disadvantage of the proposals is that 
no power could be taken out at an intermediate point unless 
power was passing along the line, i.e., there would be no 


Yo tage or current in the line with no power, being trans- 
It would be interesting to have the opinion of power en- 

gineers and designers on all the aspects of the problem. 

I subscribe myself NP Ж | 


September 3rd, 1990. 


[We should be glad to have the views of other engineers 
on this subject.—Eps. ELEC. Rev.) ; 


Telephone Engineer. 


Labour Questiorms. „ 

We agree with Mr. O'Grady—why all this nonsense? ав a 
sane, middle-aged mechanic and trade unionist. The, editor 
thinks the E. T. U. is wrong; so do we, and hundreds, more. 
We prate about liberty—where is it? Is theré any? Without 
a doubt we have wild adventurers and wasters in the present 
Government. The same applies in the Labour world, and all 
trade unions—every Jack in the Box wants to be an official. 
Our unions say we must all have alike; we say they are 
wrong. A friend of mine wrote a letter through your columns 
for a job, although not out of work; the answer was: Pro- 
vided .you will do an honest day's work for a fair day's 
pay, you can start any time." That appears to be sanity; the 
idler and unpractical even to-day make it hard for the prac- 
tical to get on. Are we ever going to settle down to industry, 
or to listen to praters in Parliament, in unions, and even“ in 
the newspapers to benefit a gang of idlers? 


A Life-long Reader. 


E Readers are invited to submit partioulars of new or 
if considered 


NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


improved devices and atus, which will be published 
of sufficient interest, y is | 


The Canedy-Otto Battery Vice. 


In view of the ever-increasing use of accumulators in con- 
nection with electric lighting and engine starting sets on 
motor cars, quite & number of tools and devices specially 
designed for use in motor garages and repair shops, for the 
repair and maintenance of batteries, are making their ap- 
pearance in the United States. Among the latest of the 
kind is the battery vice shown in fig. 1, which has lately 


| Fio. 1.—-THE Слхврү-Отто BATTERY VICE. 


been put on the market by the Canepy-Orro MANUFACTURING 
Co., of Chicago Heights, Ill, the selling rights being in 
the hands of the Н. B: Shontz Co., of 157, West 54th Street, 
New Vork. As will be seen, the appliance takes the form of 
a vice adapted to be secured to the floor of the garage; 1t 
comprises a sliding jaw carrying two pawls which engage 
with ratchet teeth on the base. e other jaw is connected by 
a toggle link to a pedal, a light pressure on which securely 
holds the battery case without risk of damage thereto, while 
remoying the terminal lugs, &c. By means of the adjustable 
jaw, the vice, which weighs 27 lb., can be made to accommo- 
date any make and size of battery in general use: 


A Portable Arc Welder. 


We have received from Mr. R. HUMPHRIES, tramway en- 
gineer to the Birmingham and Midland Joint Committee of 
Electricity, Tramways, and Motor Omnibus Undertakings, а 
photograph from which the accompanying illustration, fig. 2, 
was reproduced, showing an obsolete traction motor that he 
has converted into a portable arc welder for use in repairing 
hammered-rail joint work. The connections of the fields 
of the machine have been changed from series to shunt. The 
armature has been provided with a commutator at each end 
of the shaft; and a double winding with a 10 to 1 ratio, 


Fic. 9.—PonTABLE ARC WELDER. 


thus changing the 500-volt pressure on the trolley wire to 
50 volts for the metallic arc. Thanks are due to Mr. Johnson, 
resident engineer at the West Smethwick depot, for the 
photograph. я r 


A New Simplex Distribution Board. 


Messrs. SMPLEX Сокров, Lrp., of Garrison Lane, Bir- 
mingham, have placed upon the market a new pattern of iron- 
clad distribution board, which is fitted: with their new fuse 
unit, for which special claims are made. The board and the 
mounting of the fuses are of special design, as shown in fg. 9j 
it complies with the Home Office regulations, and is desi 
to afford the greatest simplicity in erection, wiring, an in- 
spection. The whole interior is mounted by a four-point süs- 
pension, avhich by the removal of two easily accessible sere wi, 
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allows the frame to be swung outwards, either to the right 
. or left, or by the removal of four screws, to be entirely removed 
from the case. The Appearance is good, and all component 
parts are interchangeable and easily replaceable. The dividing 
fllet is of non-warping fireproof material rigidly attached to 
the hinged frame. The new fuse unit, the contact clips of 
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Fic. 3.—New SIMPLEX DISTRIBUTION BOARD. 


which are of phosphor bronze, is easily rewireable; the live 
metal parts are shielded; and the gases of explosion are dis- 
charged away from metal parts. The cases are strong and 
watertight; they are cast with slots at the top and bottom, 


which openings are covered with smooth faced cast-iron re- 
movable troughs, which allow extra clearance for cables, and 
are drilled and tapped with standard drillings. The finish is 
stove-enamelled jet black. ШЕ 


The Grafton Brush Holder. | 
Messrs. GRAFTON Dynamos, Lrp., 43, Queen Street, Govan, 
Glasgow, send us particulars of the Grafton brush-holder 
of their manufacture. Several advantages are claimed for 
this brush-holder (fig. 4), among them being accessibility for 
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Fia 4.—Tur '"GnarroN " BRUSH-HOLDER. 


inspection; even pressure on commutator due to the spri 
construction; the brush is roller-guided, and therefore 
not stick; and the main current is not carried by the spring, 
во the latter will not become overheated. 


BUSINESS NOTES. 


Trade Annouacements.—The Enterprise Manufacturing 
. Oo., Ltd., of Gun Street Electrical Works, Bishopsgate, owing to a 
considerable increase of business, have appointed MR. А. E. OuTH- 
WAITE, of 63, Lancaster Avenue. Manchester, to look after their 
interests in the whole of Manchester and Liverpool. 


Мв. RoBERT JENKINS (representing Mesars. Joseph Sankey and 
Sons, Ltd.) is removing from 57, Bishopsgate Street, E.0., to Ulater 
Ohambers, 168, Regent Street, London. W.1, on September 11th. 
Telephone: Regent 5508. Telegrams: Permeable, Phone, London. 

Мв. В. J. OLARKE, electrical engineer, of 17, Great Brunswick 
Street, Dublin, has removed to 11, Townsend Street, where all 
fature inquiries will be dealt with. 

Мв. WATSON, managing director of W. G. Watson & Co., Ltd., 
Sydney, Australia, electrical engineers, who is at present in hondon, 
has taken up his quarters at Messrs. Murray, Coombs and 
Richards, 150, Southampton Row, W.O. 1, and will be pleased to see 
manufacturers and exporters desirous of extending their trading in 
the Colonies. 

Messrs. J. Н. DEEBLE & SONS, consulting and contracting 
electrical engineers, of 25, Arwenack Street, Falmouth, have opened 
a branch business at 34, River Street, Truro. 

THE FOSTER ENGINEERING Co., LTD., announces that the New- 
castle branch has been removed from Milburn House to larer 
premises at 26, St. Mary's Place, Newcastle-on-Tyne. 

Мезавв. R. & H. BARKES, of 9, Clavering Place, Newcastle-on- 
Tyne, have been appointed by Messrs. S. Wolf & Co., Ltd, of 
London, S. E. 1, as sole agents for the sale of their portable electric 
drills, grinders, &c., for the N.E. Coast. 

Melbourne City Council, on the recommendation of the Electricity 
Committee, has decided that, as the necessity for an agent in 
London no longer exists, the agreement with Messrs. Molllwraith, 
мн & Co.,entered into in 1913, shall be discontinued.— 

nders, | 


Company Liquidations.— THE“ Z” ELECTRIC LAMP MANU- 
FACTUBING Co., LTD., Southfields, London, S. W.—4A meeting of the 
. creditors was held recently at the offices of the company, Orient 
: House, New Broad Street, London, E.O., when it was reported that 
voluntary liquidation had taken place, and that the shareholders 
had appointed Mr. B. H. Binder, of 80, Bishopsgate, E.C., as liqui- 
dator. From figures presented by the liquidator it appeared that 
- the liabilities were in the neighbourhood of £77,000. Of that 
. amount £40,000 was due to cash creditors, while the indebtedness 
to the trade was £37,000. The assets were set down at £86,500, 
. and a considerable surplus was thus disclosed. The assets consisted 
of cash in hand £1,500, book debts estimated to realise £33,000, 
- Stocks. stores, &c., £37,000, and plant, machinery, &., £15,000. 

In addition to these assets there was the factory, upon which at 
. the moment no value had been placed, although, if sold, it would 


business to а new company. The cash creditors had a charge upon 
& portion of the stock of lamps and some of the book debta, but 
they had given an undertaking in writing that they would release 
their charge on the book debts, and rank only as ordinary creditors 
with the rest of the trade oreditors. A resolution was unanimously 
passed by the creditors approving of the voluntary liquidation, 
with Mr. Binder as liquidator. 

SIGNAL ELEOTRIC Co, LTD.—By an order of the High Court, 
dated August 30th, Mr. E. Н. Hawkins, 4, Charterhouse Square, 
E.C., has been appointed sole liquidator, with a Committee of 
Inspection, in the place of Mr. О. L. Winn, retired. 


Bankruptcy Proceedings.—J. J. Symons (Zodiac Peer- 
leas Electric lamp Co.), 25, Denmark St, Charing Croes Road, W 6, 
—Reoceiving order made September 2nd, on creditor's petition. 
First meeting, September 16th ; public examination, November 
16th ; both at Carey Street, W.C. 

G. E. BONNER, electrical agent, 105, Fox Lane, Palmer's Green. 
— Application for debtor's discharge will be heard at the Court 
House, Upper Edmonton, October 22nd. 


Catalogues and Lists.—THe BausH ELECTRICAL ENar- 
NEERING Co., LTD., Falcon Works, Loughborough.—‘ Supplement 
to the Brush Ljungstróm Brochure" (23 pp.) This is a well- 
illustrated addition to the previous publication, giving a large 
amount of further information relating to the installation of 
the plant. It also gives considerable information regarding the 
special features of the 5,000-Kw. blade system. 

Messrs. ANODE, LTD., 13, Greek Street, London, W. 1.—Circular 
explaining the advantages of the Rymer-Jones marine galvano- 
meter slide, which is provided with simple means of balancing the 
coil accurately, and suspending the coil without employing solder. 
The coil is doubly wound and can be used in series or differentially. 

Messrs. IRA MILLER & Co., LTD., 92 and 94, Paul Street, 
Е.С. 2.—A comprehensive catalogue of Apex tools (20 pp.), 
including stocks and dies, taps, tap-wrenches, reamers, squares, 
drilling machines, &c. Illustrated and fully pricad. 

GRAFTON Dynamos, LTD., 43, Queen Street, Govan, Glasgow. — 
Leaflet with photographically illustrated description of the 
" Grafton" brush-holder, which possesses a number of new 
features. 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C., 4.—Leaflet H. 2,281, illastrating and describing the Column 
and “Cabin” types of electric hot water radiators. Fully 
priced. 
THE British THoMsoN-HovsTON Co. LTD., Rugby.—A very 
complete and fully-illustrated description of flow meters for steam, 
water, oil, air or gas. (20 pp.) Dimensions and instructions for 
use are given. 


THE A. & A. ELECTRICAL Co.. LTD., 13, Farringdon Road, E.C. 1. 
—List A. 24. A priced leaflet illustrating and desoribing a number 
of poms fittings and accessories, including roof lamps and 
switohes, 


, realise a very considerable amount. The liquidator added that 
there was no doubt that all the creditors would be paid in full. 
Negotiations were in progress for the sale of a portion of the 
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Messes, J. G. STATTER & Oo., Queen Anne's Chambers, West- 
minster, S. W. 1.—Paublicity literature dealing with А.С. automatic 
oil switohes, field break switches; the Hindle” electric baling 
presses, and the Anderson-Grice Co.'s gas engine and suction gas 
plant (including a direct-coupled lighting set). : 

THE POWER UTILITIES Co. (EDWARD Н. SPICEB), City House, 
158-160, City Road, Е.О. 1.—Leafiet illustrating and describing the 
" Readrite " pocket voltmeters, ammeters and volt-ammeters. 

: ELECTRIC FIRES, LTD., King Street, Norwich.—An illustrated 
and priced catalogue (8 pp.) describing Heatre electric fires of 
various types. 

THE BRITISH ELECTRIC TRANSFORMER Co, LTD., “Tricity” 
Showrooms, 50, Oxford Street, W. 1.—4A "Move-o-graph," showing 
the flame effect of " Tricity " fires. Instructions on the back have 
been printed also in French and Spanish. 

THE GENERAL ELEcTRIC Co., LTD., 67, Queen Victoria Street, 
Е.С. 4.—Bulletin No. 14, Switchboards.“ This publication is 
deserving of special mention, as it embodies examples of the most 
up-to-date switchboard practice. Excellent photographs are repro- 
. duced of boards installed in many municipal and company stations. 
The division dealing with D.o. boards contains photographs 
‚ of installations in the Cardiff and Sunderland power stations, as 
well as a switchboard for use on board ship. A number of illus- 
trations of the ironclad " unit" type boards are given. Oubicle 
- switchboards, including truck and lock-up types supplied to various 
` firms, are shown and desoribed. A section is devoted to remote- 
control switchboards, and photographs of a large steel works 
installation are included. : 


New French Electrical Companies.— The Société pour 
la Vente de Matériel et les Installations d'Usines is the style 
of a company formed for the importation and exportation of all 
kinds of goods and machinery pertaining to the electric, metal 
working, and mechanical industries. Its offices are at 145, Rue de 
Rome, Paris, and ita capital 100,000 fr. 

Messrs. Defranoe Frères et Cassot with offices at Méreau, dep. 
Cher (Usine de Port-Dessous), have been enrolled a company, with 
capital of 850,000 fr. for manufacture and trade in electrical 
apparatus, &c. 

With the title of La Porcelaine Haute-Tension, a company has 
been formed at Paris (13, Rue Taitbout), with 500,000 fr. capital, to 
take over and work certain specialities acquired from La Métal- 
lurgique Electrique. 

Bossaert Frères have been constituted a company at Paris (10, 
Rue Pauquet), for the manufacture, purchase, and sale of all kinds 
of electric and mechanical material. Capital, 250,000 fr. 

For the exclusive sale in France and and abroad of the “ Phébus,” 
" Oto,” and "Météor" electrical apparatus, MM. Rault et J. 
Vermout have established themselves as а compeuy, with capital of 
100,000 fr. Offices, 82, Rue de la Thibaudiére, Lyons. 

The Maison Colombo, otherwise Messrs. Marchand, Dibon, Ails 
et Cie., electricians at Rennes, have formed themselves into a com- 
pany for the development of an electric commercial and industrial 
lighting business. The capital is 300,000 fr., and the offices are at 
Rue Nationale 5, Rennes. 

With a capital of 137,428 fr., Soulat Frères has been created a 
company at Paris (Rue Michel Le Comte 5), for the manufacture of 
electro-mechanical apparatus and clocks. 


Austrian Railway Electrification.— The Austrian A.E.G.- 
Union Electricity Co., of Vienna, has opened a railway department 
at Innsbruck, in connection with the proposal of the Austrian 
Government to electrify railways in the Vorarlberg, Tyrol, Salzburg, 
Upper Austria and Carinthia at an expenditure of 300 to 400 
million crowns. 


" Anchor" Works Hospital and Distress Fund.—The 
ninth annual meeting of this fund was held in the Leigh Works 
canteen of OCallenders Cable and Construction Co, Ltd, on 
August 24th, Mr. J. Bowyer, J.P., chairman of the fund, presiding. 
The seoretary's report stated that during the past 12 months the 
Committee had made grants in 29 cases, the amount expended 
being £157. The amount to the credit of the special war fund on 
June 30th, 1919, was £1,300. Payments of £25 each had been 
made to the dependents of 25 of the company’s employés killed at 
the war, and £600 had been paid to disabled soldiers and sailors, 
leaving a balance of £175. One employé had received assistance to 
enable him to set up in business, and a sum of £200 had been set 
apart for the benefit of another who had had both feet blown off 
‚ by an enemy shell. The Hospital and Distress Fund now stood at 
£748, and the Disabled Soldiers’ and Sailors’ Fund at £146. The 
report and hon. treasurer's accounts were unanimously adopted. 
From the Hospital and Distress Fund substantial grants have 
been made to local and Manchester hospitals, Commenting on the 
work of the past year, the chairman, on behalf of the members, 
heartily thanked the Committee and officers for their services, 
which he was sure were highly appreciated by all concerned. 
The following officera were reappointed :— President, Mr. T. 
Peterson ; trustees, Mr. Bowyer and Mr. C. Hulme ; hon. treasurer. 
Mr. Wm. Mort; secretary, Mr. W. Hulme Jones; chairman, Mr. 
Bowyer ; auditors, Messrs. Т. Kearsley and E, Rigby. The scheme 
is systematically subscribed to by all the " Anchor " employés of 
17 years of age and upwards. An active Committee was appointed. 


Australian Labour.—A correspondent of the Times states 
that a movement, started in New South Wales by the building 
Unions, to abolish all Saturday work, has exfended to the engi- 
neers, moulders, boiler-makers, &c., who have given notice that 
they will not work on Saturdays iu future. Those who abaented 
themselves on Saturday last were looked out on Monday, and a 
serious situation has arisen. | 


Strike Prevention in Japan.—It is reported that the 
Japanese Government has under consideration the introduction of 


a Bill to prevent what we know as lightning strikes of employós 


in electric lighting and tramway undertakings, waterworks, and 
on the railways and postal and telegraph services. АП these 
employés would, under the Bill, be compelled to present their 
grievances to a specially constituted tribunal, which would give an 
impartial judgment, and inflict punishment where necessary. 
Farther, it would be considered a misdemeanour for employés to 
strike without first presenting their grievance tothe tribunal. We 
are not told whether the impartial tribunal would have legal power 
to enforce its awards. It is the lack of these powers in Great 
Britain which often renders arbitration on industrial disputes 
useless here, and if the Japanese can point a way out of this 
difficulty they will have done an international service. 


Trade Prospects in South Africa.—The expansion now 
going on in the manufacturing industries of South Africa offers 
exceedingly promising prospects for electrical machinery. For 
instance, Port Elizabeth is expending £50,000 on extensions to its 
footwear factories ; the managing director of the recently-formed 
South African Iron and Steel Corporation is in this country 
purchasing plant for developing the iron-ore deposits of the 
Transvaal; a new wool-washery is to be erected in Harrismith ; 
and the South African Alkali Co., of Johannesburg, is to spend 
£40,000 on new plant. Allthese developments open up а market 
for eleotric motors and plant of & miscellaneous character, which 
our manufacturers should not overlook. South Africa can 
undoubtedly support many industries, and it is largely a question of 
obtaining the necessary machinery, electrical and otherwise. 


Position of the Electrical Industry in Germany.— 
For some time now the position of the electrical industry in 
Germany has been steadily growing worse. Orders have decreased 
by 50 per cent. and more, many electrotechnical articles no longer 
finding buyers. Worst of all is the situation of the cable industry, 
though trade in conductors, small motors, and installations in 
general is not much better, as the central stations no longer under- 
take renewals or extensions of their works, because of their fear of 
the socialisation of industries. As the financial situation of most 
tramway companies is very unfavourable, business prospects in this 
field also are very bad. The glow lamp industry boasted of 
exports to the amount of 50 per cent. of output before the war, 
but they have now fallen to 25 per oent., and the decline is still 
going on. 

The prices of German electrotechnical products have now 
nearly reached those current on the world's market, and some 
have even exceeded them. The manufacturers, therefore, are 
demanding the abolition of the export duty. Deliberations have 
lately taken place at the Foreign Trade Office (Aussenhandelsstelle) 
for electrical products in the presence of representatives of the 
Government, of the Chambers of Commerce and of the manu- 
facturers, with regard to the control of and duties on exports. 
The director of the Export Office for Electrical Products tried to 
prove that, by introducing the control of prices charged for exports 
of electrotechnical products, a milliard marks more had been 
realised. It was then decided that the abolition of the export 
control should not be recommended for the time being. In the 
middle of August the export duty on a great number of electrical 
products, previously 6 to 8 per cent., was reduced to between 1 
and 5 per cent. 

The bad state of the electrical industry was made obvious at 
Leipzig Technical Fair, which this year began a fortnight before 
the general fair. The number of exhibitors rose to 3,400, but 
business was very poor, the failure being due to the generally 
unfavourable situation and high prices. The exhibitors mentioned 
as a further cause the separation of the Technical Fair from the 
general fair, and urged, at a protest meeting, the reunion of the 
two fairs. A good many exhibitors left their goods for show at 
the general fair now being held. 

Foreign business was particularly bad. At the last technical 
fair in the spring, 300 Swiss purchasers attended, whilst they 
numbered 38 only this time. With the present rate of the 
German exchange, there is no longer any possibility of cheap 
purchases in Germany, and in addition, expenses are very high. 
The unfortunate experiences of many firms doing business with 
Germany, the unfair business methods of certain German manu- 
facturers, especially the non-delivery of firmly ordered and pre- 
paid goods, the subsequent arbitrary increases of prices, and the 
complicated, time-wasting official control of exports appear, how- 
ever, to have been the main obstasles to the attendance of foreign 
buyers at the fair.—Reuter's Trade Service. 


Lead.— MESSRS. JAMES Forster & Oo. report, under 
date September 4th, that Monday's market opened firm and dearer, 
with October selling at £36 10s. to £36 15s., and during the week, 
with slight daily fluctuations, prices remained steady at these 
prices for all positions. The total turnover for the week was 
approximately 3,500 tons. There was a fair demand from con- 
sumers for early delivery, and further shipments were effected to 
America, 


Swedish Locomotive Orders.—It is announced from 
Stockholm that the Administration of the Swedish State Railways 
has just entered into contracts with the Montala-Lind-Holmen's 
Engineering works for the supply of 11 electric locomotives for use 
in connection with the conversion to electric traction of the Lulea- 
Gellivare Railway. The first locomotive is to be delivered at the 
beginning of 1922. The Aktiebolag A. E. G. and Siemens-Schuckert’s 
Elektriska A.B. are to co-operate in the execution of the order, 
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Book Notices,—Scientific Paper No. 381 of the U.S. 
Bureau of Standards. Ап Electron Tube Transmitter of Com- 
pletely Modulated Waves." (13 pp) Washington: Government 
Printing Office. An illustrated description of an electron tube 
transmitting set designed and constructed at the Bureau of 
Standards... | . N 

“The Detroit Edison Synchroscope, August, 1920 (24 pp.). 
containing a description of constructional work being carried out at 
a 130, 000-K w. generating plant at Marysville (U.S. A.); notes on 
eoa] costs, &o. ps T МИ 
Science Abstracts, A & B. Vol. XXIII, Part 7, No. 271. July 
Slat, 1920. London: E. & F. N. Spon, Ltd. Price 2s. 6d. each net. 

* Direct-Current Motor and Generator Troubles.“ By Т. S. Gandy 
and E. О. Schacht. Pp. ix + 274, 109 figs. London: McGraw- 
Hill Publishing Co.,Ltd. Price 15s. net. . ; 

Annual Report for 1919 of the British Chamber of Commerce in 


Paris. 

. "The Municipal Year-Book, 1920-21." London: The Municipal 
Journal, Ltd. 218. net.—We welcome this work on ita reappear- 
алое after а lapse of five years. For various reasons it could not 
be published during the war. The present edition is re-written, 
the main features of earlier issues having been retained. The 
Electricity Supply and Tramway Sections have been recast in 
order, it is stated, to make the statistical tables uniform with those 
relating to other municipal undertakings. А new table is 
incorporated, showing the resulta of the operations of municipal 
omnibus services in different towns. There are 20 sections in all, 
particulars of all municipal authorities and public services. and 
undertakings being given. 


German Capital Angmentatlons.— The Bergmann Elec- 
tricity Works Co., in the announcement relating to the issue of 
new shares for 36,500,000 marks and 44 per cent. debentures for 
20,000,000 marks, statea that on the basis of existing orders, the 
production is sold for а long time forward, so that satisfactory 
results can also be expected for the year 1921. The directora of 
Voigt & Haeffner, of Frankfort-on-Main, propose to increase the 
share capital by the emission of 6 per cent. preference shares for 
10,000,000 marks at the price of 110 per cent. In addition the 
United Insulator Works, of Berlin, is raising the share capital from 
1,000,000 to 3,000,000 marks, the price of issue being 110 per cent. 


Iron Industries in South Africa:—A review of the 
production of the iron and steel industry is contained in the 
annual report of the Secretary for Mines and Industries. The 
Union Steel Corporation’s works at Vereeniging had a successful 
year, the production being 10,318 tons of open hearth steel from 
scrap or pig, the value of the output being £200,753. The newly 
installed 34-ton Heroult electric furnace had 10 months’ work, and 
produced 13,945 tons of steel of the total value of £30,485. Most 
of this output goes to the mines in the form of shoes, dies, rails, 
and tube-mill bars. The Corporation are now arranging to forge 
the shoes and dies after casting by means of a 600-ton hydraulic 
press. The Transvaal Blast Furnace Co. produced 676 tons of pig 
iron of the value of £2,855. The output of pig-iron by the 
Pretoria Iron Works was 1,286 tons of the value of £9,645. It is 
intended to increase the capital and to work on a much larger 
scale, and to produce not only pig-iron, but also steel in the form 
of angles, bars, tees, beams, rails, sleepers, kc. At the Dunswart 
Iron and Steel Works little alteration hastaken place. During the 
latter part of last year an 8-in. roller mill was installed, and the 
average monthly output increased to about 550 tons of bar, rod, 
and angle iron. The total output was 5,596 tons, of the value of 
£139,660, The total output of shoes and dies by the Witwatersrand 
Co-operative Smelting Works was 1,043 tons of the value of 
£22,400. The Newcastle Iron and Steel, Ltd., are erecting plant 
at Newcastle (Natal) to produce pig-iron from ore, open hearth 
steel, and iron and steel castings up to 20 tons weight. This com- 
pany expects to start smelting in October, 1920, The production 
of iron and steel is now attracting great attention, and the country 
is on the eve, apparently, of large expansion in this new branch of 
industry. The total value of iron and steel goods produced in 
South Africa in 1919 already amounted to the respectable total of 
£405,798.— Heuter'* Trade Service (Cape Town). 


Electric Lamps in Japan.— The electric lamp trade in 


Japan is а very prosperous one. The consumption of electric light 
in 1917, as compared with 1912, shows an increase of 250 per cent. 
Accordingly, the demand for electric lamps has increased steadily, 
and for this year is estimated at 23,000,000 bulbs. The value of 
bulbs exported rose from 160,284 yen in 1912 to 2,817,187 yen in 
1317, when approximately 8,000,000 bulba were exportei. The 
total for this year is estimated at 14,000,000. Between 80 and 90 
per cent. of all electrio lamps manufactured in Japan аге made by 
the Tokio Electric Works, which is a branch of the General Electric 
Co.— Reuter s Trade Service (Tokio). 


Manufacture of Telephones Impracticable in Australia.— 
In reply to statements made in the Australian Press to the effect 
that switchboards and telephones could be produced locally, Mr. 
G. H. Wise, the Postmaster-General, said that such was not the 
case, a8 the work would necessitate the establishment of a factory 
with a lare amount of specialised machinery. Moreover, improve- 
ments were constantly being made iu the designs of instrumenta, 
and the consequent scrapping of dies, jigs, &c., would not be 
warranted by the small output. А large scientific research staff 
could not be maintained, and certainly foreign organisations would 
not consent to an Australian factory profiting by their research 
work. For these reasons switchboards and telephones had to be 
imported, but, on receipt of the parts, they were assembled. wired, 
and fitted in the departmental workshops.— /teuter's Trade Service, 


Electrical Manufacturing in Australla.— THE ENGLISH 


` ELEOTRIO Co. OF AUSTRALIA, LTD., is proceeding with the con- 
- straction. of works at Conoord West, near Sydney. The bui 


buildings 
will be of steel and conorete. The equipment wili inolude 20 and 
40-ton oranes, and the foundry will be capab!e of producing castings 
up to 30 tons in weight. Heavy machine tools to the value of 
£100,000 are now being selected and ordered. The first section of 
the works, which will involve an outlay of £150,000, is expected to 
be in operation within 12 months. The works are being equipped 
for the manufacture of the largest size tarbo alternators, rotary 
converters, transformers, &o., which will be manufactured to the 
designs and technical data provided by the English Electric Cos, of 
London. The N.S.W. Government railways and tramways depart- 
ment has placed an order for two 2,500-KW. turbo alternators and 
condensing plant, to be manufactured in Australia. Theamonnt of 
this contract is approximately £60,000, the Government giving 
considerable preference over the landed cost of similar machines, it 
being realised that in the initial stages of manufacturing this type 
of plant, the cost of production will be considerably in excess of 
subsequent machines. The capital of the company is £600,000, -of 
which the English Electric Co., of London, has subsoribed £100,000. 
— Tenders. 


A Chinese Exhibition,—4According to the Japan Times 
and Mail, an International Exhibition is to ba held at Peking in 
1921, under the auspioes of the Government, which has allocated 
one million yen for the purpose, and has appointed а Commissioner. 


Good Prices for Electric Motors.—At a sale held by 
direction of the Disposals Board of the Ministry of Munitions at 
Georgetown Factory, near Glasgow, on Thursday, last week, there 
was a keen demand for electric motors and machinery, and 
unusually high prices ruled. Buyers were present in large 
numbers from all parts of the United Kingdom, Altogether over 
£4,000 was realised by the sale of 41 electric motors, the highest 
price obtained being £260 for a motor of 85 H.P. Other prices 
were—Electrically-driven 2-ton overhead crane, £200; Charchill 
universal grinding machine, £200; twin-spindle heavy-duty 
vertical drilling machine, £200; 6-in. double-ended billet-breaker, 
£210; electric generating set, 3170; 9-in. centre-sliding, 
surfacing, and screw-cutting lathe, 3140; overhead electric crane, 
12-ft. span, £145; No. 1 Sentinel three-stage air compressor, £106. 
A number of lots lying at the works of Messrs. William Beardmore 
and Co., at Whifflet and Dalmuir, Messrs. Babcock & Willcox, 
Renfrew, the Renfrew Aerodrome, and other firms were also sold, 
and brought good prices, including Yarrow small-type tube boiler, 
£3,000 ; 4°C-1.H.P. inverted reciprocating triple-expansion engine, 
Beardmore's standard trawler type, £2,000; 270 1. H.. triple- 
expansion engine, Bearduiore's standard drifter type, 81,500; 7-ton 
steam road-roller, £350. The sale was conducted by Mr. Matthew 
Marshall, auctioneer, Glasgow. : 


American Tramway Rails for Australia.—In order to 
couateract the overloading on the Newtown and West Geelong 
tramway routes, and to prepare for future extensions, the 
Melbourne Electric Supply Co. has placed an order in America for 
a supply of grooved rails for duplication purposes in Ryrie and 
Aberdeen streets. According tothe //erald, English rolling mills 
could not quote for the rails, and the price shows an advance of 
400 per cent. on pre-war rates; the rails are expected to arrive 
toward the end of the month.— Reuter’s Trade Service (Melbourne). 


South American Electrical Company.—The Inter- 
national Western Electric Co. has organised a new concern at 
Buenos Aires for the supply of telephonic material and other 
requirementa in the lower part of South America. The capital 
will consist of 5,000 shares of a par value of 100 pesos each.— 
Reuters Trade Service, | „ с 


A Canadian laquiry.—À company in Nova Scotia 
desires to get into touch with United Kingdom firms manufacturing 
submarine telephone and telegraph cables, both paper and gutta- 
percha insulated. It invites firms to forward outline specifications 
and catalogues. The Department of Overseas Trade (36, Old Queen 
Street, S.W. 1), will furnish the name and address on application, 


For Sale.— Messrs. P. HUDDLESTON & Co. will sell by 
auction, on September 16th, at Dalling Road, Hammersmith, the 
stock of an electrical engineer. For full particulars, see oar 
advertisement pages to-day. | 


Annual Outing.—ELLIsON'S ATHLETIC AND RECREATION 
CLUB held their first annual works sports on August 28th, in the 
Recreation Ground at Perry Barr, when a lengthy programme of 
athletic events was carried through successfully. Representatives 
from all sections of the staff and works competed for the prizes 
before an audience of about 200 supporters. Members of the staffs 
at London, Cardiff, Manchester. Leeds and Newcastle were present, 
and also engineers from the Scandinavian and Dutch agencies, 


New Swedish Electrical Company, — Aktiebolaget 
Membra, the Stockfolm firm engaged in the manufacture of elec- 
trical material and accessories, has decided, owing to the oonsider- 
able extension of its activities which has taken place since ite 
formation in 1917, to raise its share capital toa minimum amount 
of Kr. 450,000, with a maximum fixed at Kr. 1,350,000.— Reuter’s 
Trade Nertice, KC e 


The Discovery of Electromagnetism.— On August 81st 
and September lst, the centenary of the discovery of electro- 
magnetism by Oersted, was celebrated at Copenhagen, by meetings 
Qf Scandinavian scientists, EO 


ш 


"The Threatened Coal Strike.— We have received from 
. the Federation of British Industries à copy of the following letter, 


which has béen forwarded to all the leading manufacturers and 


- trade and manufacturing associations in the United Kingdom = 


“Tt has been suggested in certain quarters that in the event of 
a coal strike, manufacturers: throughout the country should 
promptly close down their works in order to put pressure upon the 
coal miners and to prevent funds from reaching them from other 
Unions. In our opinion, this course would be in the highest 
degree undesirable. 2 | m 2A | 

“ It must be remembered that the quarrel is not one between the 
miners and their employers, but is а direct challenge of the policy of 


the Government. The manufacturers of the country and the 


innocent workers in other ‘industries ate equally threatened by 
such a strike, which must involve all in heavy losses and seridus 
unemployment, since few firms will be in possession of coal 
supplies sufficiént to carry on for more than а very short period. 
It seems, therefore, to be the plain duty of employers in this 
national crisis to keep open their works as long as possible, in 
order to mitigate the hardships which must result from the strike 
to the community at large. | | 
„The dangers and difficulties of the situation must inevitably 
be very great, but they cannot fail to be aggravated by every 


The letter is signed by Sir Allan M. Smith, chairman of the 


National Confederation of Employers’ Organisations, and by Mr. 


connection with the threatened coal strike. It was decided to 


.hand in notices to cease work on September 25th, and the Miners’ 
Unions are proceeding with the preparations for a strike. The 


Trade Union Congress opened at Portsmouth on Monday last, but 
until Wednesday the subject was not mentioned. Whilst going to 
preés we learn that on Wednesday morning the question was raiscd, 
and the President (Mr. J. H. Thomas) made a statement on behalf 
of the Triple Alliance, to the effect that that body unanimously 
endorsed: the miners’ claim. The matter was referred to the 
S'anding Orders Committee. At а later stage, Mr. Hodges 
(seoretary of the Miners' Federation) announced that it had 
accepted an invitation from Sir Robert Horne to meet him in 
London on Thursday and discuss the situation, and the Congress 
passed a resolution declaring that the miners’ olaims should be 
conceded forthwith. 2 : mii > 
On Friday last the President of the Board of Trade suggested that 
the wages claim should be. referred to the Industrial Court ; this 
proposal was rejected, and on Sunday the President said that if the 
miners prefe it, the rates of pay should be reconsidered and based 
on output, but no reply was given. With regard tothe reductíon in 
the price of coal demanded by the miners, which is universally con- 
sidered a political question, the Government remains rm. 

; А Sub-Committee of the Triple Alliance, which has declared 
itself in sympathy with the miners’ claims, is continually in session 
for the purpose of dealing with the coal crisis. 

The National Union of Colliery Enginemen, Mechanics, and 
Electrical Workers has decided to give notice to withdraw ite 
members from work on September 25th. 


Electrical Workers’ Wages.— The Industrial Court issued 
an award on Saturday on a claim by the National Warehouse and 
General Workers’ Union for minimum rates of wages for their 
members employed in the London district by the General Electric 
Co., Ltd., Siemens Bros. Dynamo Works, Ltd., and the British 
Thomson-Houston Co., Ltd. The Court decided that the clerical 
staffs and counter salesmen should receive minimum weekly rates 
varying from 41 5s. for male employés of 16 years of age to 
£3 bs. at 23 years of age. In the case of females the minimum 
rates were 20s. at 16 years of age, rising to £2 18. 6d. at 21. 
The Court did not fix & minimum for workers over those ages, 
because it considered such cases should be dealt with by the firms 
coneérned upon the basis of the workers knowledge, experience, 
and ability. Having regard to the advances which employés in the 
stores and packing departments had received since the beginning 
of the war, the Court did not consider that any case had been 
made out for a further general advance, | 


The Engineering Dispute. —Oa Saturday last the lock- 
out of members of the Electrical Trades Union came into operation ; 
it is estimated that 10,000 men were immediately affected by it, 
and a much larger number of members of other Unions are likely 
to be involved. The Minister of Labour (Dr. Macnamara) decided 
to set up a Court of Inquiry to investigate the dispute, and recom- 
mended that in the meantime. work should be resumed ; to this 
proposal the Unions assented, but the Engineering Employers’ 
Federation has not accepted it. On Wednesday a conference of 
employers was he'd in London, but no statement was issued. 

Many of the electricians at Messrs. Vickerss naval construction 

works at Berrow-in-Furness are members of the Amalgamated 
Engineering Union, and have remained at work. In some places 
members of the E. T.U. have resigned from the Union. During the 
week-end interviews took place between the Minister of Labour and 
Sir David Shackleton on the one hand, and representatives of the 
contending parties on the other, without effect. On Tuesday 
notices were issued by bhe London District Sub-Committee of 
Station Engineers of the E T.U. calling a meeting on Thursday of 
shop stewards in the electrical railway, tramway and public supply 
undertakings, to discuss the position. 
Representatives of the National Federation of General Workers 
endeavoured to bring about an agreement, but were unsuccessful, 
It is reported that this Union gave instructions to its members to 
remain at work, and to do electrical work if called upon. 
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. executive in provoking a lock-out. 


At many Midland centres, mass meetings of local members of the 
E.T.U. have passed resolutions condemning the action of the 


The E. T. U. withdrew the whole of its members employed by firms 
connected with the Engineering and Shipbuilding Trades Federa- 
tion at Barrow. . К. E 

Up to the time of writing whatever may be in atore, no serious in- 
convenience to works resulting from the lock-out had been. reported. 

Whilst: going to press we learn that the Electrical Power En- 
gineers’ Association, which had warned both parties that it would 
throw ita weight into the scale against whichever refused arbitra- 


tion. has renewed its warning, and urges both. sides to submit the 
outstanding points to arbitration. i 


Sir David Harrell hes been appointed chairman of the Court of 
Inquiry, and Mr. H. W. Meikle, of the Ministry of Labour, is the 
secretary. VEN | - 

Some 3,000 members of the E. T. V. are said to have been locked 


cout in the London area. About 20 per cent. of the total member- 


ship is affected by the lock-out, and ballot papers have been issued 
for & national levy. | i 


Transport Workers’ Wages.—The Unions connected 


"with road transport which are affiliated to the National Transport 


Workers’ Federation have been asked to authorise the Federation to 
give notice to the employers, in order to enforoe their demand for 
increased wages. | - | 


"LIGHTING AND. POWER NOTES. 


Acerington,— Loan SANCTIONED. Тһе. Electricity Oom- 
missioners have given sanction to the borrowing by the Corporation 
of £65,000 for the purpose of extending the electricity undertaking. 
The original application was for £10.000.. a 

Australia.— Mount MORGAN (QUEENSLAND).—The Town 
Council of Mount Morgan is considering a proposal to light the 


town by electricity. Thé Mount Morgan Co. has agreed to supply 


the electricity at 34d. per unit, and it is proposed to sell it at 5d. 
per unit to consumers. It is estimated that it will cost thé Council 
27,500 to put in distributing mains. . 
MaxLY (N.8.W.).—The Municipal Council has practically com- 
pleted the purchase of the Manly Electric Light Works, at а coat of 
£15,000. It is understood that the present machinery is to he sold, 
and a transformer is to be put into the. station. The Council will 
buy in bulk from the City Council, and then: retail to oustomers. 
The necessary alterations to the station are estimated to cost 
£7,000. The Council expected to take over the works about the 
middle of August. A conference will be held between the Council 
and the District Shire with the object of endeavouring to bring 
about an agreement whereby the electricity supply can be extended 
throughout the whole district.—Reuter’s Trade Service (Melbourne). 
BRISBANE (QUEENSLAN р). — Among the extensions recently 
carried out at tbe City Electric Light CO. s works was the installation 
of an 8,500-H.P. turbo-alternator costing approximately £48,000. | 


Batley.—SrREET LAMP Conversion.—The Lighting 
Committee is considering а acheme for the replacement of many of 
the existing street gas lamps by electric lamps, and the conversion 
of others to the automatic gas lighting system. 6. 


Burtou-on-Trent. — INCREASED Loan. — The Town 
Council has increased the amount applied for in connection with 
supplying Milton Water Works with power, from £6,000 to £7 278, 
owing to the inoreased cost of materials and labour. 


Cardiff.— YEAR'S WorKING.—The statement of accounts 
for the year ending March 31st, 1919, which has recently been 
published by the Corporation, records a total revenue from all 
souroes of £84,011, ав against £79,712 for the previous year. 
Expenditure totalled £61,599, a8 against £56,522, leaving a gross 
balance of £22,412 (£23,190). The net surplus after payment of 
capital charges, &c., was £787, being a decrease of £1,383 upon the 
previous year's balance. 

| Continental.—DESMARK.—At the present time between 
4,000 and 5,000 H.P. is used in water-turbines in mills, provincial 
factories, electricity works, &c., chiefly distributed among turbines 
of under 100 H.P. When the large power atation at Tange is in full 
working order there will be between 10,0С0 and 11,000 H.P. available 
for water-turbines, 8,000 H. P. of which will be used in the generation 
of electricity. The estimated annual production of water power 
for the whole country is 40,000,000 to 50,000,000 KW., ог one-third 
to one-quarter of the entire electricity consumption of Denmark 
during the next few years. In works of the average size, and 
as compared with the ordinary coal now available, 40,000.000 Kw. 
will correspond to 60,000 tons, or to an annual expenditure of 
Kr. 10,000,000, reckoning the price of coal at Kr. 200 perton. А 
capital of Kr. 50, 000, C00 to Kr. 70,000,000 will be required for the 
establishment of works to produce 40,000,000 kw. The economic 
importance of this undertaking is considered by experts to be very 
considerable.— Economic Heview. | | 

SPAIN. — А concession has recently been granted to the 
Sociedad Hispano-Alemana de Estudios for the establishment of 
a plant to utilise the water power of the River Cueva at Riogordo 
(Province of Malaga) for the generation of electrical energy. 

Coxhoe (Co. Darham).— PUBLIC Ілантіха.—Тће Parish 
Council has accepted the offer of Messre. Walter Scott, Ltd., for 
lighting East Hetton by electricity from September lat to April lat 
at £6 per 50-С.Р, lamp. 


Io otal operating costs for 12 months... £502 14 0 
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Crewe.—LoAN SANOTIONED.—The Electricity Commis- 
: gioners have sanctioned the borrowing of £3,100 for new plant, 
` mains and services, The amount applied for was £6,000, but the 
Commissioners have withheld sanction to £1,900—the difference 
between the amount paid to Ilford Corporation for certain plant 
and the estimated cost ; to £450 for mains—the cost to be ascer- 
` tained and further application made; and to £560, the amount 
` expended over and above loans sanctioned since 1911. 


Darwen.—ELEOTRTIOrrT SuPPLY.—The Electricity Com- 
mittee of the Town Council has authorised the purchase of the 
necessary cables to take a supply of electricity for motor purposes 
from Blackburn Corporat ion to Queen Street Mill, Darwen. 


Erith.—LiNKiNG-UP.—Àt a meeting of the Urban 

. District Council satisfaction was expressed at the terms of " linking- 

. up" the Erith and Woolwich electricity undertakings, put forward 

by the Woolwich Borough Council. The agreement was approved 
subject to the legal points being found satisfactory. 


Greenock, — FoREIGN PLANT INSPECTION. — Provost 
. Mitchell, Councillor N. M. Brown, and the Corporation electrical 
engineer have gone to Switzerland to inspect electrical plant by 
which, it is claimed, labour costa are greatly reduced. 


Horsham.— YEAR'S WorkKING.—The accounts for the 
year ended March 31st last record a total income of £7,675, and 
expenditure of £4,891, leaving a gross balance of £2,784. The 
payment of interest, &о., and the deduction of last year's deficiency 

of £4,212 resulted in a net loss of £3,427. 


Hove.— Ілонтікс EXPERIMENT.—In order to ascertain 
` the comparative costs of street lighting by gas and electricity, the 
Corporation arranged an experiment ranging over 12 months. 
Lamp! of equivalent efficiencies for the two agents were erected, 
and the following resulta were obtained :— 


Gas. Electric, 
| Church Road. Western Road. 
Number of lamps erected T Ri 30 14 
Number of separate burners ... whe 180 14 
Capital cost of erecting геа .. $282 7 11 £323 9 11 
Maintenance cost per month ... 268 410 4 2 4 1 
. Coat for gas and electricity per hour ... 0 2 44 0 1 0 
. Oost per annum for lighting 1,000 ft. 
| of roadway ... 500 Kex .. 295 3 8 181 18 6 
Cost for gas and electricity per annum, 
8,761 hours ... oe bis *. 4448 10 0 £188 1 0 
Maintenance cost for 12 months „ 54 4 0 26 9 0 


Ld 


£214 10 0 


In making a comparison of the cost of the two systems, it should 
be noted that the gas company has only charged for extending the 
Jamp standards in height, and has not shown anything as to the 
cost of the original standards and connections to the mains, while 

he expenditure for the electric installation is for an entirely new 
nstallation, including all costs of connection from the electricity 
mains to the lampe, and it includes £35 Ба for а tower ladder, 
which would not occur again.  Eliminating the cost of the tower 
ladder, the capital costa were :—Gas, £282 7s. lld.; electricity, 


. £288 4s. 114. 


The above figures are taken from statistics supplied by the gas 
company and the electricity department respectively, and the com- 
mittee considers that they are clearly in favour of electricity. 


India,.—CaAvvEeRY FALLS SCcHEME.—With the flow of 
water now available at the Cauvery Falis, the supply of power can 
be raised to several thousand more horse-power than the capacity 
of the existing generating plant, and the Mysore Government has 
given instructions for additions! generating plant to be installed. 
At the same time, several schemes are before the Government for 
still further utilising the waters of Cauvery Falls. The first main 


installation of plant was at Bivasamudram, but there are, in 


. addition, two sites where power stations can also be installed in the 
Cauvery Valley, viz, at the Shimsha Falls and at the Mekadatu 
Falls. The possibilities of the falls at Shimsha are said to be great; 
the drop is considerably greater than that at Sivasamudram, from 
which they are distant about 4 miles. When the original works 
were extended a scheme was proposed to provide the additional 
supply from the Shimsha Falls, instead of from Sivasamudram, by 
carrying the water in an armoured concrete pipe-line, 40 miles 
long, direct from the Krishnarapasagara Reservoir to Shimsha. 

The proposal was, however, shelved, and the works at Sivasamudram 
. were enlarged, and the water of the new reservoir made available, 
There now appears to be a desire, however, to utilise the drop at 
Shimsha for a new power supply station. Mr. P. H. Gibbs, now at 
the Tata works, carried out preliminary investigations for generating 
power at these falls with the aid of Cauvery water, which was to 
be carried from Sivasamudram to the Shimsha site by a canal and 
conduit about 11 miles long. The second scheme suggested, called 
the Mekadatu scheme, would be on a much smaller scale. Investi- 
gations have shown that а net height of nearly 140 ft. will be 
available about 4 miles below the Arkavati junction. A scheme 
has been worked out by the engineer-in-charge, Mr. Forbes, for 
generating 8,000 H.P. The chief electrical engineer to the Mysore 
Government has the matter in hand.—American Commerce Reports. 


Kendal.—ExTrENSTIONS.— Application is being made to 
the Electricity Commissioners for their sanotion to the installation 
at the electricity works of a Diesel engine, direct connected to a 
D.C, generator, at a cost of £6,464. 


— 


Manchester. BULK SuPPLY.—On August 11th, the 
Eleotricity Committee oonsidered and adopted а report to the 
Finanoe Committee relating to an application from the Lancashire 
Electric Power Co. for a bulk supply of electricity from the station 
now building at Barton, to the extent of 20,000 Kw. Compliance 
with this demand would necessitate the installation of an additional 
25,000-Kw. set at an estimated cost of £700,000, for which borrow- 
ing powers are needed; the Elestricity Commissioners had 
expressed approval of the scheme as being in accordance with their 
views. The company would provide the main from Barton switch- 
board to its area, and would pay the Corporation, in addition to the 
actual cost, plus 1 per cent. on the capital outlay (to be handed to 
the City Fund), a further item of 7j per cent. as a commercial 
profit. The net result would be a return of 3 per cent. on the out- 
lay of £700,000, and the contract would be for seven years certain, 
with the option for the company to renew it for three years. 

Eccles Corporation had since asked for a supply of 2,000 KW.; 
this would be given at a reduced price through the company, which 
already supplied Eccles. »" 

The Finance Committee, on August 19th, in submitting the 
above report to the Council, pointed out that the circumstances 
were peculiar in that the proposal was to supply a company 
working for profit, and the Corporation would receive a return of 
8 per cent. on capital. The Finance Committee regarded the pro- 
posal as pledging the city’s credit to raise capital for the benefit of 
a company operating outside the city, and did not support the 
recommendation, suggesting instead that the Electricity Commis- 
sioners were the proper authority to provide the funds. The Com- 
missioners, however, intimated that they were not in a position to 
do this, and the matter had to go back to the Finance Committee 
for reconsideration. 


Morley.— Bulk SuPPLY.—At last week's Council meeting 
it was decided to obtain a “stand-by” supply of electricity in bulk 
from the Leeds Corporation on the scale of charges o that 
city, with a proviso that a minimum payment of £500 should be 
made whether any electricity was used or not. 


Mytholmroyd (Yorkshire) .—A PPLiCATION FOR TERMS.— 
The Tradesmen's Association, last week, decided to promote an 
application, to be submitted to the Yorkshire Electric Power Oo., 
asking on what conditions and terms eleotricity oould be supplied 
for lighting and power purposes for local traders and the public. 


Romford.—lNQurRy.— The Electricity ^ Commissioners 
announce that a public inquiry will be held on October 6th at 
the Middlesex Guildhall, Westminster, in oonnection with the 
Romford апа District Eleotrio Lighting Order, 1918. 


South Shields.—YkaAR's WoRKING.—The annual report 
of the electricity supply department for the year ended March 31st 
last records a total revenue of £66,377, compared with £42,169 for 
the previous period. Working expenses came to £43,138, against 
£30,744, leaving a gros profit of £23,239—more than double the 
1918-19 figure, £11,425. The net result, after payment of capital 
charges, was a surplus of £3,514, comparing favourably with the 
previous year’s deficit of £7,287. The total number of unite sold 
rose from 5,766,398 to 6,962,929. 


Swansea.— YEAR'S WorKiING.—The following are the 
resulta of working for the year ended March 31st last; the corres- 
ponding figures for the 1918-1919 period are given in parentheses :— 
Income, £77,329 (£58,765) ; expenditure, £56,190 (839,012) ; gross 
profit, £21,189 (£19,753); loan charges, &c., 816,733 (8 14,928); 
and net profit, £4,406 (£4,826). The number of unita generated 
increased from 10,221,867 to 12,852,183. 


Truro, — ELROrRIO LriGHTING ScHEME.— The Town 
Council has decided to dis»uss with Messrs. Herd & Smith an 
electric lighting scheme for the city, the firm having offered to 
find all the necessary capital for carrying it out. 


Whitehaven.— ELECTRIC Ілантгма ORDER.—The Rural 
District Council has decided to apply for a provisional order for 
electric lighting for the whole of its area. 

Worcester Park. — ELEcTRIOITY SUuPPLY.—The South 
Metropolitan Traction and Lighting Co., Ltd., has secured an 


order from the Commissioners authorising it to extend its 
supply of electricity to Worcester Park. 


TRAMWAY AND RAILWAY NOTES. 


Algerla.—RAILwaYy ELECTRIFICATION.— The Governor- 
General of Algeria has appointed а commission to study the 
question of electrifying existing railways, as also that of supplying 
electricity to industries and agriculture. The falls of the Oued 
Agroum are to be utilised to supply an electric railway to be built 
from Setif to Bougie. 


Australia, —BRISBANE (QUEENSLAND).—Giving evidence 
in connection with the tramway employés’ claim in the Arbitration 
Court, Mr. Slade, assistant manager of the company, eaid that since 
1914 the wages of conductors had been increased two or three 
times. The increases in some instances were ag high as 122 per 
cent. The cost of materials, which had to be imported from over- 
seas by the company, had risen by 250 per cent. On the other hand, 
transportation remained unaltered, Brisbane being the only city 
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un the Commonwealth, and probably the only one in the world, in 


which tramway fares had not been raised. The demand for higher 
wages in the present application involved about £45,000. If this 


-added burden was placed on the company, fares would have to 


raised correspondingly.— Evening News (Brisbane). ^ . . . 


Brighton.—WaAcEs SgrTLEMENT.—The Town Council 
has agreed to pay its tramway employés Grade 1 rates instead of 
Grade 2, as decided iby the Whitley Council. It is stated that the 
financial position of the undertaking is so unsatisfactory that the 
extra wages will entail an immediate increase in fares. 


Cardiff.—Yxan's Workinc. — The ` recently-published 
accounts for the year ended March 31st, 1919, show а total income 


of £256,288, as compared with 4213 958 for the previous year. 
Working 


amounted to à 147,477, against £126,806, leaving 
a gross profit of £108,811 (£87,152). The net balance, after pay- 


ment of income-tax, interest, &o., was 252,518, as compared with 


£27,144 for the year ended March Slat, 1918. 


Greenock.—PROPOSED MUNICIPALISATION.—A proposal 
recently put before the Council for the purchase of the tramways 
by arbitration was referred back for further investigation and 
consideration, | 


Doncaster, —RENEWAL оғ TRAOK.—It was decided, 


. at last week's Council meeting, to re-lay the double tramway 


lines from Oleveland Street to Oswin Avenue, at a provisionally 


. estimated cost of £42,000. 


STRIKE AVERTED.—By conceding the tramway men a 14. per 
hour advanoe, the Corporation, on September 2nd, averted the 
possibility of a strike during the St. Leger week. | 
` FREE TRAVEL. Тһе Secretary of the Great War (Bentley 
Branch) having requested that free баг passes should be granted to 


‚ ex-soldiers who had lost a leg in the war. The tramways manager 


has been instructed to reply, asking for а list of names and 
addresses of the soldiers referred to, when the Committee will 
favourably consider the granting of the request between the hours 
of 9 am. and 5 p.m, 


Keighley.—REORGANISATION.—Àt the next meeting of 
the Town Council a recommendation from the Tramways and Eleo- 
tricity Committee for the discontinuance of the single management 
for the two departments, and that a separate tramwa 


y manager, 
at an inclusive salary of £400 a year be advertised for, will be 


London.—ReEpuction or SERVICES.—It is stated that 


' in the event of a miners’ strike the number of trains upon the 


Underground Railways will be considerably reduced—by 20 per 


`- cent. at least. 
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Failure of a signal at Charing Cross just after 7 am. last 
Friday morning, caused delay to the westward section of the Dis- 


trict Railway. 


Manchester,.—EsTrrvATED Loss.—The manager of the 
Corporation tramways has reported that if the fares are not raised 
there will be a loss of £305,000 this year on the undertaking. 


Oldham.— ARBITRATION EXPENSES.—The local authori- 
ties concerned in the purchase of the undertaking of the Oldham, 
Ashton, and Hyde Electric Tramways Co., have been asked to 
contribute £4,000 towards the expenses of the recent arbitration, 
and the amount has been allocated as follows :—Ashton, £2,500 ; 
Hyde, £1,250; Denton, £750 ; and Audenshaw, £500, 


West Riding (Yorkshire).—Fa4RE INCREASE. — The 
Yorkshire (Heavy Woollen District) Eleotric Tramways, Ltd., give 
notice that they have applied to the Ministry of Transport for 
power to inorease their charges. The increases, if permitted, will 
affect Dewsbury, Batley, Birstall, Liversedge, Heckmondwike 
and Spenborough. | . 
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TELEGRAPH AND TELEPHONE NOTES. 


Australia.—AvTOMATIO TELEPHONES.—Tenders have 
been accepted by the Postal Department for the construction of a 
new automatic telephone exchange at Collingwood (Melbourne) at 
an estimated cost of about £123,000. The work will be started 
almost immediately, and will take, it is expected, about 10 months 
to complete. It is the intention of the Postmaster-General shortly 
to submit to the Publio Works Committee proposals for the estab- 
lishment of three other automatic exchanges.— Reuters Trade 
Service (Melbourne). 

Chester.— WIRELESS INSTALLATION.—On the roof of the 
Town Hall, & militery wireless station has been erected, the 


. War Office agreeing to indemnify the Corporation should any 


damage be incurred. 


- Colembla,.—WrIRELESS TELEGRAPHY.—A merchant of 
Barranquilla, on account of the deficient public telegraph service in 
the Depertment of Magdalena, Colombia, has entered into a contract 
to introduce a wireless telegraph service. . He has given а bond of 


* 1,000 pesos, which will be forfeited if work on the installation is 


not commenced within six months of the signing of the contract, 


for international communication. 
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The bond will also be forfeited unless the service is established and 


working within a period of one year from the date of the signing of 
the contract. | | = 


Denmark. CABLE CuT.—The Daily Mail's Copenhagen 
correspondent reports that а heavy telegraph cable was caught in 
the tackle of a fishing cutter while she was cruising just outside 
Danish territorial waters in Aalbaek Bay, South Scaw, Jutland, 
during the week end. The crew hauled 1,100 fathoms of the cable 
on board, and, as the cutter could carry no more, the cable was 
cut and the place marked with а buoy. The fishermen thought it 
was a disused German "spy" cable, but it is suggested that it 
might be the cable belonging to the Danish Great Northern Co., 
which connects the Scaw with the Island of Marstrand, off the 
coast of Sweden, Aocording to the maps the latter cable is laid 
in approximately the same position as that in which the fishermen 
report their catch." . | 


France. —THR TELEPHONE System.—Reporting upon 
the elaborate programme of telephone development and expension 
planned by the French Government, the American Vice-Oonsul at 
La Rochelle says that in comparison with other European 
countries, France ranks eighth in number of telephone subscribers, 
having 354,155 on January lst, 1918, or nine to each 1,000 of 
inhabitants, whilst Germany at that time was reported to have 
had 1,421,000, and Great Britain 812,000, or 22 and 18 per 1,000 


- inhabitants, respectively. А new feature of the project involves 


abandonment of the present system of financing. The State has 
heretofore furnished the entire funds for telephone construction 


· expenditure, and instead will now call for the financial co-opera- 
‘tion of the different departments; they, in their turn, to be 
` assisted by the local communes interested. The estimated cost of 


the extensions proposed will amount to 1,518,000,000 fr., to be 
spread over a five-year period, and it is in providing revenue for these 
disbursements that local officials in the above consular district are 
interested. The scheme, as planned, involves the installation of 
20 circuita to serve the central regions of France, totalling 
91,000 km., to which will be added 44,000 km. of new lines con- 
necting with department centres, and 12,000 km. of communal 
lines. In addition to the lines named, 53,000 km. of independent 
lines or cables will serve the Paris distriot. Another system, with 


20,000 km. of new circuits, is to be established between Alsace- 


Lorraine and the rest of French territory ; and 25,000 km. of 
cables, or three times the mileage existing in 1914, will be reserved 
Briefly stated, following the 
installation of 256,00) km. of new circuits — without counting 
the departmental extensions, the amount of which will depend 
upon the demands of the rural population —the French public will, 
should the scheme be carried out, have at its service 400,000 km. 
of telephone lines, which will be able to care for 1,000,000 
subscribers. 

NEW SUBMABINE CABLES.—According to the Economic Review, 


- the establishment is proposed in the near future of the following 


new submarine cables :—Marseilles-Tunis, Mareeilles-Algiers or 
Phillippeville, and Mareeilles-Oran. 


Italy.—WriRELESS COMMUNIOATION WITH SWEDEN.— 
Direct regular wireless telegraphic communication has been estab- 
lished between the Karlsborg Station in Sweden and the San Paolo 
Station at Rome.— Reuter's Trade Service (Stockholm). 


Mexico.—Nxw WIRELESS Srations.—The Department 
of Commerce officially confirms the announcement that the 
Government intends to install immediately 80 new wireless stations, 
at an approximate cost of $1,000,000.— Reuter: Trade Service 


. (Washington). 


New Zealand.—TELEGRAPH AND TELEPHONE EXTEN- 
SIONS.—There was not а very extensive development of telegraph 
lines during 1919, the mileage of wire at the end of the year being 
60,898, compared with 50,291 at the end of 1918. There were 
165,962 miles of telephone wire, with 57,572 telephone connections, 
compared with 154,799 miles of wire and 56.868 connections at the 
end of the previous year. Extensive improvements are contemplated, 
however, both in the telegraph and telephone | services during the 
next few years, in order to keep pace with the general develop- 
ment of the Dominion. At present there are 4,500 party lines in 
operation, serving 15,000 subscribers, and the Postmaster-General 
is making every effort to develop the party-line system for outlying 
districts, with the object of bringing the farmer and stook-raiser 
more olosely into touch with the business centres. 


United States.—First WIRELESS TELEPHONE Ex- 
OHANGE.—The oity of Avalon, Catalina Island, is about 30 miles off 
the California coast. One of the earliest applications of wireless 
telegraphy was that between Los Angeles, Cal., and Avalon. It is 
reported now that the Islanders are to be given telephone con- 
nection with the mainland by means of wireless. The Pacific 
Telephone and Telegraph Co. announces that an ordinary telephone 
exchange is to be installed at Avalon and that conversations 
between subscribers’ stations on Catalina Island and stations on the 
mainland will be carried on by wireless telephony without manual 


relaying.— T. and T. Age. 


Wireless Meteorological Forecasts. -A Notice to 
Airmen," issued on August 30th by the Air Ministry, announces 
that the necessary data for preparing a complete synoptio weather 
chart will henceforth be issued thrice daily, at 8.15 a. m., 8.45 a. m., 


and 8.15 p. m. (G. M. J.), by wireless telegraphy, on a 1, 400-metre 


continuous wave from London, and four times daily on a 3,300- 
metre wave from Aberdeen. 


Eod 


- 


Wireless Telegraphy. — AMATEUR INSTALLATIONS.— 
еше Postmaster-General again permitted amateure to erect 

féless installations, the growth of amateur wireless clubs has 
greatly increased. There are now 41 of these clubs in the United 
Kingdom with & membership of over 1,500. The Post Office 
anthorities are receiving applications for licences every day from 
amateurs. То а considerable extent the pre-war activities of the 
wireless amateur are restricted by the new rules. No amateur may 
erect an aerial more than 100 ft. in length or more than 100 ft. 
above ‘the ground. The power used in transmission of messages 
must not exceed a certain unit, and a specified wave length must 
be adhered to. These restrictions are imposed во that wireless 
amateurs may not interfere with Government stations. In certain 
cases special permission is granted for the use of the thermionic 
valve for the reception of signals.— The Times. 


CONTRACTS OPEN AND CLOSED.. 


( The date given in parenthesis at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in whioh the '' Official 
‚ ANotioe " appeared.) 


OPEN. 


Australia, — Commonwealth Government. ` November 
24th. Protected cable terminals and cable distribution boxes. 
Specifioations, &o., will be available at Australia House, Strand, 

O. Reuters Trade Service (Brisbane). 

BBISBANE.—December 9th. Department of Public Works. 
Seventy three-phase oil-cooled core type static traneformers— 
15, 20, 25, 30, 35, 40 and 50 K. v. A. capacity, 6,600/440 volta.— 
Reuter’s Trade Service. 

BBISBANE.—January 20th, 1921, and February 25th, 1921. The 
City Électrio Light. Co. А 10,000-Kw. turbo-alternator set; 
transformers and switchgear.—Reuter's Trade Service. 

ViCTORIA.—Ooctober 20th. Victorian State Rivers and Water 
Supply Commission. Two 1,600-B.H.P. steam turbines, with 
mechanical reduction gearing and condensing plant. — Reuter’s 
Trade Service (Melbourne). | 

MELBOURNE.—September 23rd. Melbourne and Metropolitan 
Trainwaya Board. Supply, delivery and erection of two 350-H.P., 
А.О. motors, also switchgear. (Contract No. 101.) Particulars from 
the offices of the Board in Me] bourne.— Reuter's Trade Service. 

‚ February 24th, 1921. The Victorian Electricity Commissioners. 

Turbo-alternators of 25,000, 12,500 and 600 KW, also condensing 

plant, circulating pumpe, transformers, switchgear, asynchronous 

condensers, copper and steel cables, steel towers, &c., for use in 

1 with the Morwell power scheme. Reuter's Trade 
rrica. | 

QUEENSLAND.—Ostober 6th. P.M.G.'a Department. Instruments 
апа parta (schedule 499). (See this issue.) 

SOUTH AUSTRALIA. — October 20th.  P.M.G.s Department. 
Telegraph instruments (schedule 546), and telephone instruments 
(schedule 549). | | . | 

November 3rd. P.M.G.'s Department. Telephone instruments 
(schedule 548), (See this issue.) „ 


Belglum.— The Municipal Authorities of Schaerbeek 
have just invited tendera for the supply of 200 electrioity meters 
for а 5-amp., 110-volt, 50 period, monophase circuit. 


-Belton.—September 16th. Electricity Department. One 
12,000-Kw, turbo-alternator. (August 20.) 


. Edinbgrgh. — September 27th. Electricity Supply 
Department. Coal, ash and flue-dust handling plant, circulating 
pumps and pipework. (August 27th.) 


India. — AGRA. — October 22nd. Municipal Board. 
Oomplete generating plant, comprising : four Diesel engines and 
H.T. alternators; Н.Т. and L.T. switchgear, transformers and sub- 
station equipment; 15 miles underground H.T. cables, 28 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories. (August 20th.) 


Langho (near Blackburn).— September 15th. Manchester 
Board of Guardians. Replating a battery of accumulators (98 
cells), at the Epileptic Colony, for the Manchester Union. Further 
particulars from Medical Superintendent at the Colony. 


Lincoln. — October 8th. Electricity Department. 
Spray cooling plant, 500,000 gallons per hour, with pipe and 
pipework. (See this issue.) | 


. Littleborough. — September 22nd. Urban District 
Council. One group of two 50-K.v.A. transformers. with E. H. T. 
switchgear and cable connections; one group of three 500--R. v. A. 
do. do.; one group of two 150/200-K.v.A. do. do. Transformers to 
be oil cooled, wound for 6000/400 volts, 3-phase, 50 cycles. (See 
this issue.) 


Londoa.—St. Pancras.—September 14th. Electricity 
Department. Two water-tube boilers, each of 40,000 lb. per hour 
evaporation capacity. (August 27th.) 

WESTMINSTER.—September 15th. Boardof Guardians. Supplies 
of electric lamps, fittings, kc. Mr. W. J. Lickley, Clerk to the 
Guardians, Princes Row, Buckingham Palace Road, S. W. 1. 

METROPOLITAN ASYLUMS BOARD. — September 29th, Extensions 
to the telephone installation at the Grove Hospital, Tooting, 
(See this issue.) 


THE ELECTRICAL REVIEW. (vot sv. ко. зли, Sura: 10, 1930. 


-~ w- 


— 


Macclesfield, — September 18th. Cheshire County 
reid ian Sapply of electrical goods.. Mr. W. F. Tingay, Paxissige 
ylum. | A ist 
Manchester.— September, 14th. Tramway Committee. 
Steel girders, tramway rails, permanent-way special track work. 
Mr. J. M. McElroy, General Manager, 55, Piccadilly, Manchester. 
September 20th. Electricity Committee. Six 33,000-volt, 19,500- 
K.V.A., 3-phase statio transformers, -house service and testing trans- 
formers. (August 6th.) ow PR ж ee GE NE SS 
New Zealand.—INvERCARGILL.— October 19th. Borough 
Council. 10,600 lineal yards of 80-lb. grooved girder steel rails in 
40 ft. lengths; 3 miles of copper trolley wire; II miles of stranded 
copper feeder cable with weather-proof insulation. Particulars 
from Chief Electrical Engineer.— Reuters Trade Service... — 
AUCKLAND.—Mr. Wylie, the city eleotrical engineer, has left for 
Europe. He has been empowered to open tenders, in London for 
the supply of machinery and other equipment in connection with 
the electrical extensions for which а loan of £500,000 has been 
authorised.—Heuter's Trade Servic. = . — .,.:,,.. 
Nuneaton.—September 20th. Electricity Department. 
n pi L.T. switchgear, connecting cables and accessories. (August 
18th, " . 


Sheffield.—October 12th. Electric Supply Department. 
Two 10,000-KW. steam turbines, condensing planta, pipework, &c., 
alternators and exciters. (Вее this issue.) а r 

Sonthampton.—September 10th. Board of Guardians. 
Electric installation at the Children’s Homes, Hollybrook Estate, 
Winchester Road, Shirley. Messrs. Gutteridge &- Gutteridge, 
architects, 2, Portland Street, Southampton. 

Spaln, — Tenders have ‘recently been invited by the 
Municipal Authorities of Villafranca, for the oonoeasion for the 
electric lighting of the town. "E ee, ETE 

St. Helens,— September 30th. Electricity Department. 
Cast-iron low pressure water piping, and one natural dranght 
cooling tower. (See this issue.) : s 

Uganda.—February 19th, 1921, Government of the 
Uganda Protectorate. Tenders invited for ma concession of a 
p of the Ripon Falls of the Nile. (See this column in our 

ue of July 30th.) mE „5 
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CLOSED D. 
Australasla.— Новлвт, TA8MANIA.—-Tramcat equipment 


contract :— 


The City Council Tramway Committee reported that: With reference to the 
order for 12 tramcar equipments placed with the English Electric Co., а 
letter had been ‘received from the Sydney agents stating they had been com- 
pelled to increase the cost by 121 per cent., and asking the Council to agree to 
the usual conditions as to bearing any additional cost caused by increased 
price of wages and materials during the currency of the contract. It was 
ascertained by cable that the offer of the Australlan General Electric Co. (the 
second lowest tenderers) still held good subject to immediate acceptance. A 
special meeting of the committee was called to consider the position, which was 
that the English. company's offer for the total contract was £720 above that 
of the Australian General Electric Co.'s less a possible amount of £200 on 
account of the rate of exchange then ruling, the A.G.E. Co. offer being tor 
American equipment. After full consideration the committee decided to con- 
firm the order with the English Electric Co. in order to give effect to the 
policy of this Counci! to give preference firstly to Australian goods and 
secondly to those of British manufacture as against goods coming from other 
countries. The Council confirmed the action of the committee.—Tenders, ; 


SYDNEY.—City Council. Electric Lighting Committee.. Accepted : 


Supply of motors (pee 594), Section A £2,539, Section -B £878, Section C, 
£1,821, Section £1,437, Section E £2,389, Section F £1,984, —Australian 
General Electric Co. ' 

Cables зч proof) (Spec. 607), £2,735.—Lawrence & Hanson ‘Electrical 
Co., Ltd. : 

Rubber insulated cables (Spec. 608) £5,397.—Australlan General Electric Co. 

Submarine H.T. cables (Spec. 617), £898.—Siemens Bros. Dynamo Works, 
Ltd. : А 

With. reference to tenders for 10,000/415 volt transformers (Spec. 589), for 
which a tender of Messrs. Johnson & Phillips had been accepted, the firm had 
declined to enter into a contract, the time for acceptance having expired before 
the letter of acceptance was read. The Council accordingly accepted the next 
lowest tender, that of the Australian General Electric Co. at £20,995, ‘with 
spare parts £215, total £21,210. | 

Six 50 K. v. A. 10,000/415 v., S-phase transformers, &1,850, Metropolitan- 
Vickers Electrical Co., Ltd. 

The Council renewed its promise, in connection with the cancellation of the 
contract in 1918 for a turbine, to order the next main Mensa ng. ot from 
n successors to Messrs. Willans & Robinson, viz., the English Electric Co., 

td 


HEALESVILLE (Victoria) Shire Council. Accepted :— 


For the electric light Installation :— 
Engines and producers, £4,231.—Ruston & Hornsby. 
Alternators, switchgear, &c., £1,031.—Kvynochs, Ltd. Р М = 
Bare and insulated cables, £858.—British Insulated & Helsby Cables, Ltd. 
Poles, £242; erection of poles, line wire, &c., £323.—Clements & Stewart.— 
Tenders. „ d e 
LAUNCESTON (Tasmania) City Council. Accepted :— 


1,000 K. v. A. hydro-turbo set, £12,734.—Australian General Electrle Co. 
500 electricity meters, £1,031 (Chamberlain & Hookham).—British Genera! 


2 


Electric Co., Ltd. 


P.M.G.'s Department, N.S.W. Accepted — : 


Switchboard material for the Glebe automatic telephone exchange, 81,008.— 
Automatlc Telephones (Aust.), Ltd. 
10,000 Commonwealth type Diamond dry cells, £29,195, —Austrafectrie Co. 


P.M.G.'s Department, Victoria. Accepted :== . = - 
250 wall telephones and 500 table telephones, £2,787.—Automatíe Telephones 


(Aust.), Ltd. 
P.M.G.’s Department, West Australia. Accepted :—- 


180 automatic table pattern telephones, £990; 270 do, wall pattern, £1;850.— 
Automatic Telephones (Aust.), Ltd.—Tenders. i 


Bridliogton.—Town Council :— E 
Ediswan Electric Co., Ltd.—Two electric fans for the Grand, Pavillon, 499. 
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Boeltos.— Electricity Committee. Accepted. 
Piani in conn ection with the extensions at Baok-o'tb'-Bank generating 
station, viz :— 
Met. Viekers Electrical Co., Ltd. — x. H. 1. switohgeat. ; i 
Hick, Hargreaves & Oo., Ltd.—Condensing plant. . 
Babcock & Wiloox, Ltd.—Eight boilers. | TP 
Darwen.— Town Council. Accepted:— ^ > ^ - 
Macintosh Cable Co., Ltd., for the supply of high tension feeder cables 
for the Blackburn supply. Qe De - 


Highworth.— Rural Council :— : 

J. Lott & Son.—Blectrio light installation, offices, £79. 

Liverpool.— Electric Power and Lighting Committee. 

Recomménded :— ps m 

Met -Vickers Electrical Co., Ltd., for the supply and erection, at Lester 

Drive electric power station, of 12,500-xw. tarbo-alternator and 
: accessories. 

Manchester.—Electricity Committee. Accepted: — 
h-tension switchgear.—Met.-Vickers Electrical Co., Ltd. 

Cable.—Callender's Cable & Construction Co., Ltd. : 


Stores for 12 months :— 
Service boxes.—J. Stubbs, Ltd. 
Tee service boxes.—Siemens Bros. & Co.. Ltd. 
| boxes, bends, iron troughing апа bends.—Hardy & Padmore, Ltd. 
Bteam turbine-driven boiler feed pump.—G. & J. Weir, Ltd. EE 
Tramway Committee :— | 
` Ubivetsal type rail-grinding machine. Engineering & Equipment Co., Ltd. 
|: Reciprocating rail grinder.—Hitchcook, Lloyd & i 


New Zealand, — The Government has accepted Ше 
tender of the English Electrie Co. for the electrification of the 
Otira tonnel, and that of the National. Electrical Engineering Oo, 
for the supply of the necessary equipment. Each of the tenders 
involves an outlay of about £300,000. They provide for the elec- 
trical equipment of а 4,000-H.P. generating station and the supply 
of six electric looomotives.— Reuter's Trade Service (Wellington). 
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FORTHCOMING: EVENTS. 


Birmingham District Electric Club.—Saturday, September lith. At 
the Grand Hotel, Colemore Row, Birmingham. At" p.m. Paper on Some 
Considerations in Regard to Low-tension Switchgear,” by Mr. Н. Gregory. 


ord Technical and Engineering Association.— Saturday, September llth. 

At the Royal Technical Institute. At7p.m. Paper on Тһе Present Day 
eer ent and Practical Application of High-speed and Carbon Steels," 
by Mr. T. Shawcross, 


Machine Tool & Enginéering Exhibition at Olympia, W.—Open to Sep- 
tember 25th. : 

metitution of Mining Engineers. — Wednesday, September 16th. At the 

: Town Hall, Manchester. Annual General Meeting. September 16th and 
17th. Visits to places of interest. 


Institute of Metals. — Wednesday and Thursday, September 15th and 16th, 
At Barrow-in-Furness. Autumn meeting. i 
wicipai! Tramways Association.—September 15th to 17th. At the Cit 

a Cardiff. Ааа] Conference. id 


MM — 
NOTES, 


lastitution and Lecture Notes.—The Municipal Tram- 
ways Association.—The nineteenth annual conference of the 
Association is to be held in the City Hall, Oardiff, on September 
15th, 16th and 17th. On Wednesday, September 15th, there will 
be a meeting of the Executive Council and a reception by the Lord 
Mayor of Oardiff. The agenda for the conference includes papers 
on Fares, by Councillor Higham, chairman of the Blackburn 
ration Tramways, and Mr. P. Priestley, general manager of 
the Liverpool Oorporation Tramways, The conference will be 
resumed in the afternoon, after a luncheon at the City Hall, when 
a paper on Operating Costs will be read by Mr. A. L. C. Fell, of the 
L.C.C. tramways. The Lord Mayor and Lady Mayoress will hold a 
reception in the evening at the City Hall. On Thuraday several 
finanoial papers are down for reading and discussion, and the annual 
general meeting will be held in the afternoon. Friday, the 17th, will 
be devoted to an excursion to Weston-super-Mare and Cheddar. 
Institution of Civil Engineers. —The annual dinner of the 
Institution has been arranged for Wednesday, October 6th, in the 
Inetitution Hall. Untransferable tickets, price £2 10s. each, will 
be issued to members for their personal use, It is intimated that 
accommodation is limited. 


Educational.—THE PoLvTECHNIC.—We have received 
the prospectus of courses in electrical engineering (evening depart- 
ment) for the session 1920-21, from the Polytechnio, 307-311, Regent 
Street, W.1. The classes, which commence on September 27th, 
are divided into four grades. The first-year course deals with the 
underlying principles, and aima at providing a thorough ground- 
work for the succeeding courses. The second-year course is 
devoted to D.C. engineering, and the third and fourth-year courses 
deal with more advanced subjects. There is a special course of 
technical electricity for P.O. workmen. The fee for the course, 
subject to guaranteed minimum attendance, is £1 1s. Enrolment 
ean be made between 6 and 8.30 p.m. from September 15th to 17th, 
and from the 90th to 24th. 

. BATTERSEA POLYTECHNIC, 8.W.11.—The next session com- 
mences for day classes. on September 21st, and evening courses 
September 27th. Arrangements will be made to provide special 
combination (day and evening) courses in electrical engineering 
and electric traction for shift engineers, provided that sufficient 
entries are obtained before September 27th. Anabridged calendar of 


evening classes can be obtained gratis on application to the secre. - 


tary. See our advertisement pages to-day. 
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Prize Competitions.—The Royal Academy of Scienog of 
Turin announces that the 21st, and 23rd awards of the Bressa” 
prises will be conferred on the scientists responsible for the most 
notable discoveries in physical science, &o., in the periods 1915-1918 
and 1919-1922 respectively. The amount of each prise is 9,000 lire. 
Applications must be submitted to the Secretary in both орде, 
not later than December 314, 1922. These prizes are awarded 
irrespective of nationality. О ES 

Appointments Vacant.—Mains and meter superintendent 
(£5 52.), for the Alloa Corporation Electricity Department; eleo- 
trical draughtsman (£300), for the Department of Electrical 
Engineering, City and Guilds Engineering College; assistant 
draughtsman (350 taels per month, tael = 5s. 8d.), for the Shanghai 
Municipal Electricity Department ; draughtaman, for the North- 
ampton Electric Light and Power Co.; two adsistant lectureshíps in 
electrical engineering for the Birmingham University; assistant 
lecturer in electrical engineering (£300) for the Huddersfield 
Technical Oollege; electrician for the Sheffield - Mei 
Waterworks at Ewden Valley Reservoirs. See our advertisement 
peges to-day. | UA 

Bacup Town Counoil is advertising for a chief electrical engineer 
for the electricity station, at a salary of £450 per annum, plus 
9 per cent bonus on net profits. МОДУ 

Legal.—CLAIM AGAINST NBWOASTLR-ON-T vNx CORPORA- 
TION.—At Newcastle-on-Tyne County Court, on August 26th, an 
application was made on behalf of Margaret Jane. Coates 
Histon, an infant, of Gateshead, for compensation in respect 
of the death of Robert Taylor Coates, from the Newcastle 
Corporation, the amount claimed being £300.  : = 

Mr. C. B. Fenwick (for the applicant) said it was an 
application for dependency by а little girl, through her 
mother. The father of the applicant was a man named Robert 
Taylor Coates, who was employed by the Corporation as an 
electrician. In April last the deceased man was working on 
a tower-wagon, and was cutting branches when either the 
saw, or a branch, broke, and Coates was thrown to the 
ground, receiving such injuries that he died later. The Cor- 
poration's answer to the claim was that the accident to the 
deceased did not occur in the course of his employment. 

Evidence having been given as to the accident, Mr. FRANK 
MonRGAN, surveyor of the central district of Newcastle, de- 
clared that it was not Coates's duty to cut away branches. 
RoBERT Simpson, a foreman, said that Coates had been in- 
structed to point out the trees that needed cutting; he dis- 
tinctly instructed Coates not to cut any branches. He ad- 
mitted that the day before he had been working in the same 
capacity as Coates, and he had used the clippers on some 
branches. Any man not wishing to work to rule exactly, he 
said, would lend a hand in removing obstructions. | 

His Нолоон, after hearing an argument by Mr. Fenwick on 
the point, said that in view of the evidence of Simpson, it 
would be impossible for him to say that the accident arose 
in the course of Coates's employment. However, as Coates 
had узо been in Osborne Road repairing wires, and 
had then removed branches, it was natural that on the day 
of the accident he should have helped forward the work. of 
the Corporation. ''It is with the worst will in the world,” 
he added, that I make an award for the respondents. I 
think it is а very hard case indeed, and one which should 
nor 19 come here. I am rather astonished it has been 

efended." · . ' y eoe 


Mr. Towlson’s Wall Fixings.—As numerous inquire, 
have reached Mr. Towlson, some directly and others throug 
the medium of the ELECTRICAL REVIEW, in respect of his article 
on Wall Fixings " (Epec. Rev., August 90th, 1920), he has 
asked us to state that :— | 

(1) The required section of steel can be procured from the 
well known steel makers who specialise in such sections, i.e., 
Messrs. Beardshaw & Sons, Baltic Works, Sheffield. Having 
procured a bar or two of their cruciform light section, 3 in. 
across wings, have it upset to 1 in. across the wings about 3 in. 
up, grind up the face to a knife edge, as shown in the sketch, 
the chisel having an entering angle of an included 120 deg. 
Harden the point. | | 

(2) Any smith can make these, and the rougher the better. 

(3) The hollow drift can be cheaply made in any machine 
shop; the precise form shown in his sketch is not at all essen- 
tial. А piece of steam tube with the right diameter hole to 
guit the bolt will do just as well. Case-harden the ends. 7 

(4) To provide а means of punching а hole in а wall, one 
brick thick with the mortar not set, as requested by а corre- 
spondent, is a difficult problem. Mr. Towlson would prefer to 
wait until the mortar hardened. Even after having succeeded 
in getting the hole in the wall, he would not give much for its 
condition after the lead washers were punched up hard. No 
appliance of the kind set forth can make a good base out of a 
rotten wall. 

Mr. Towlson adds that he has learned of a valuable appliance 
called a '' spring hammer,” sold by a well-known firm in Fen- 
church Street, by which the lightest of blows can be struck,- 
and varied to heavier blows by a simple adjustment of a spring. 
The wall punch would be attached to this hammer und pressed 
against the wall with a breastplate. ‘The operator, while push- 
ing on the breastplate, turns a handle, and the drill strikes 
hundreds of blows per minute. ‘This device is peculiarly suit- 
able for use in conjunction with his system of wall fixings: He 
ч ма address of the vendors to anyone who writes te 

im for it. 


Electricity ón Board Sh! Ip. —The s.s. Yorkshire, which 
has just been completed for the Bibby Line by Messrs. Har- 
land & Wolff, Belfast, is extensively electrically equipped. The 
main generators are in the engine room, and include forced 
lubrication engines driving dynamos of the multipolar type. 
Each dynamo has an output of 55 kw. Another dynamo, 
driven by an oil engine, is installed aft, well above the water 
line, from which lighting, wireless, signal lanterns, pumping 
apparatus, stearing gear, water- tight doors, &c., can be 
actuated, a very complete electrical ventilation plant and heater 
plant is а feature of the cabins, &c., whilst Messrs. Harland 


& Wolff's latest type of electrically-operated water-tight doors 


can be operated from the bridge, where an indicator shows 
the captain the exact position of the doors at any time. The 
wireless telegraphy installation is up to date, and in addition to 
еш operated from the main and emergency plant, can 
also be worked from batteries in the vicinity of the instrument 
room. Telephonic communication for navigating purposes, 
electric lifts, and an electrically-heated hot press are other 
features of this ship, which has gross tonnage of 10, 500. 


Service Notes. — A revision has been made of the 
regulations governing appointnents to the wireless stations 
under the Royal Navy. The periods of service were recently 
fixed at 19 stations abroad. The Admiralty has directed 
that the commanding officers of such stations, together with 
the chief petty officer telegraphists and petty officer tele- 
graphists, are to undergo a special course in the type of 
apparatus fitted at their oversea wireless stations before pro- 
ceeding abroad. This course will be at the Signal School, 
Portsmouth. In order also that they may be able efficiently to 
superintend the works at the station, ull conunissioned 
officers who are appointed to command wireless stations abroad 
are to undergo a special course of instruction 1n oil engines. 
Warrant telegraphists аге not to undergo this course. 


Electrical Engineering Edacation.— Prof. W. Н. Timbie, 
of the Massachusetts Institute of Technology, describes, in a 
recent issue of Science, а co-operative course in electrical engi- 
neering arranged between the Institute and the American 
Jeneral Electric Co. The whole course covers a period of fivc 
years. The first two years are devoted to the regular Institute 
course, and then the last three years are divided fairly equally 
between instruction in theory at the Institute and practice at 
the Lynn works of the G.E. Co. During the works period 
students are paid an hourly rate by the company, and the 
remuneration is stated to cover the cost of their tuition. For 
a successful completion of the course the degrees of Bachelor 
and Master of Science are conferred. The General Electric Co. 
has provided a club house for the students, and the latter while 
at the works are not allowed to lose touch with the Institute. 
The success of the course is shown by the company's decision to 
increase the limit placed on the number trained in this way 
from forty to sixty students. 


Automatic Train Сопіто!. —Мајог G. L. Hall, of the 
Ministry of Transport, in his report on a collision between two 
trains on the Caledonian Railway at Eglinton Street Station, 
Glasgow, on July 17th, blames the driver of the train which 
ran into another standing at the station for failing to observe 
and obey the signal. The accident 18 of the type, he says, '' in 
which the human element is primarily concerned. Liability to 
such lapses must always exist, and the early consideration of 
the general problem of automatic train control, which is the 
only possible safeguard, is a matter of importance.” 


Presentation to Electricity Commissioners, — An 
interesting presentation took place in Glasgow on the 2nd 
inst.; when illuminated addresses, presented by the various 
sections of the engineering industry in the West of Scotland, 
were formally handed to Messrs. W. W. Jackie and 
Archibald Page on their appointment as Electricity Com- 
missioners. Owing to the fact that Sir John Snell was on 
holiday, and that Mr. Jackie, as the immediate ex-engineer 
and manager of the Glasgow T.C. electricity department, had 
to be present that day at the inauguration of the station at 
Dalmarnock, Mr. Page was unavoidably detained in London. 
The presentations were made by Mr. J. А. Rudd, who re- 
ferred to the honour conferred on Glasgow by the selection 
of West of Scotland officials to fill two of the highest elec- 
trical posts under the Crown. 

Mr. Lackie apologised for the absence of his colleague, 
Mr. Page, and read a message, part of which was as follows: 
"I need hardly assure such old friends that my absence on 
such an important occasion is due neither to indifference 
nor want of appreciation of your great kindness. I left Glas- 
gow with some misgivings; it is no light thing to tear up 
roots with 22 yeurs' growth behind them, but I am finding 
that my past experience in your midst can be relied on to 
carry me through. My work is congenial and stimulating, 
and there is plenty of it; it is a pleasure to be associated with 
such colleagues as my brother Commissioners. We do not 
aim at doing anything revolutionary, but by steady progress 
in the direction of co-ordination, and the avoidance of waste 
either of capital or natural resources, we have a strong hope 
that we can materially assist the electricity supply industry 
towards its successful development.“ 

Mr. Lackie on his own behalf said, in part: Friendship 
such as I have enjoyed, and will I trust, continue to enjoy 
with the signatories to this address needs neither seal nor 
sign of any tangible kind; and yet one is always gratified 
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and proud when his friends use the occasion of some out- 
Standing circumstance in his life as an excuse for the expres 
sion of their good feelings in some tangible way. I came to 
Glasgow before I was 20 years of age, and I spent the thirty 
best years of my life in this hospitable and strenuous metro- 
polis. I was present at the birth of the public supply of 
electrical energy in Glasgow, and I saw it grow from a lusty 
infancy to a vigorous youth. The midwife was the enter- 
prising firm of Mavor & Coulson, but the foster mother was 
the Glasgow Corporation. I am sure we are all prepared to 
give the fullest measure of credit to the important contribu- . 
tions which were thus made to the development of electricity 
supply, but I maintain that but for the constant help and 
co-operation of the electrical industry in Glasgow, and especi- 
ally of the electrical contractors, Glasgow would not hold its 
present premier position in connection with electricity supply 
in this country. There is nothing in my own professional Ше 
of which I am so proud as the happy and harmonious relations 
which I always had as a Corporation official with every branch 
of the industry in Glasgow. No one was more surprised than 
I was when the call came to go to London. "The experience 
of counting the cost before making the final decision was 
painful and difficult. The work is strenuous, and will continue 
{о be so for a considerable time to come, but at the end of 
the day I am able to escape, and the sound of the telephone 
bell no longer spells nervous tension (laughter); mains and 
turbines are as interesting as ever, but they have ceased to 
strike the terror which they frequently do to whoever 18 
personally responsible for their behaviour. Signatures speak 
and I know that every name inscribed in this beautiful volume 
will continue to speak to me of happy days spent here amongst 
loyal and trusted friends.“ 


OUR PERSONAL COLUMN. 
The Editors invite electrical engineers, whether connected with the 


technical or the commercial side of the profession and industry, 


also electric tramway and railway officials, to heep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Prof. J. B. Farmer, D. Se., M.A., F.R.S., Imperial College of 
Science and Technology, has been appointed to be a member of 
the Advisory Council to the Committee of the Privy Council 
for Scientific and Industrial Research. 

Mr. JOHN A. Cusskx, charge engineer at Barnsley electricity 
works, was married at Nottingham on Saturday last to Miss 
Hilda Catling, of Peterborough. 

The name of Mr. T. J. GRAINGER, of Messrs. T. J. Grainger 
& Co., Newcastle-on-Tyne, has been added to the Commission 
of the Peace of the County Borough of Gateshead. 

Mr. А. E. ро Pasgurer, M.I.E.E., president of the South 
Afriean Institute of Electrical Engineers, was entertained to 
dinner in June last by the Council of the ‘Institute prior to his 
departure from that country in July te take up an appointment 
in England for his firm. 


Mr. S. G. Fores, the Chief Electrical Engineer in Mysore, | 


has left for England and America on deputation in connection“ 
with the eighth installation of power at the Cauvery Falls, and 
the acting appointment is being held by Mr. S. D. Seshadri 
Iyengar, the chief operator at  Sivasamudram. Indian 
Engineering. 


Mr. E. F. Hobes, A. M. I. E. E., until recently Scottish repre- 
Ltd., Glasgow, has 
, London, as 


sentative for the British Electric Plant Co., 
joined the staff of Messrs. Barrus & Cullen, Ltd. 
Continental representative. 


Mr. W. D. BrassinGton, of the Clyde Valley Electric Power 


Co., has been recommended for appointment as borough elec- 
trical engineer at Motherwell. 


Greenock Corporation proposes to increase the salary of its 


electrical engineer by £100, making it £1,100 per annum. 


Obituary.—Mr. P. TuowrsoN.—The death occurred on 
August 29th, at the age of 81 years, of Mr. Peter Thompson, 
who was for a long period secretary of the Keswick Electri- 
cal Co. 

Mr. CHARLES Hopxkinson.—We regret to record the death, 
which occurred at Cambridge on September 5th from heart 
failure, of Mr. Charles Hopkinson, B.Sc., M.I.C.E., M.I.M.E., 
consulting engineer, of Manchester, at 65 years of age. 

Mn. С. E. Hates.—We regret to record the death of Mr. 
G. E. Hales, late assistant sales manager of Edison Accumu- 
lators, Ltd. Mr. Hales had been identified with the electric 
vehicle world since the introduction of the Edison battery їп 
this country, and his decease has caused a considerable loss to 
the industry. 


NEW COMPANIES REGISTERED. 


Electric Distributing Co., Ltd. (169,982).—Private com- 
pany. Registered August 3180. Capital, £2,000 in £1 shares. To carry on 
the business of workers of and dealers in electricity, motive power, light, 
and heat, &c. The subscribers (each with one share) are: J. A. Grantham, 
The Cottage, Wincle, Macclesfield, gentleman; H. Cooper, Redcot, Leicester 
Road, Hale, Cheshire, chartered accountant. Registered office: 1, Lofthouse 
Court, 35, King Street, Manchester, 
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Jacobs & D’Rane, Ltd. (170,028).—Private company. 
September Ind. Capital, £1,000 in #1 shares. To esrey on the 
ess of electrical, mechanical, automobile, and general engineers, genera- 
tors of electricity, manufacturers of and dealers in machinery, motors, motor 
care and cycles, tool makers, metal workers, &c. The first directors are: 
H. O. Jacobs, 34, Lansdown Crescent, Cheltenham; B. J. D'Rane, 54, Milton 
Road, Wallington; H. E. Warne, St. Hilda, Litchfield Road, Sutton, Surrey. 
seres Н. E. Warne. Solicitor: W. S. Sharpe, 18, New Court, Carey 
Street, W.C. 


H. P. R. Wireless, Ltd. (169,943).—Registered August 
28th. Capital 28,000 in £1 shares. To acquire from Н. P. Powell Rees his 
rights in the business of a manufacturer and vendor of wireless PEEL 
and tel y receiving instruments, &c. The first directors are: H. P. 
Powell Rees, 55, Fetter Lane, E.C., advertisement expert (managing director); 
W. T. Wallace, High Bridge," The Drive, Wimbledon, Surrey, publisher. 
Registered office: Regent House, Kingsway, W.C, 


Kelvin. Hardy Electric Co., Ltd. (169, 932). Private com- 
рапу. Registered August 27th. Capital, £2,000 іп £1 shares (one life gover- 
nor’s, carrying half the total voting power). To carry on the business of 
manufacturing electrical engineers, electricians, repairers, and manufacturers 
of and dealers in engines, motors, cars, ships, boats, aircraft, and other 
vehicles, Жс. The subscribers (each with one share) are: С. A. Edwards, 
96, Tithebarn Street, SOUHIpott : A. Whittingham-Jones, 41, Castle Street, 
Liverpool, Life governor: G. A. Edwards. Registered office: 41, Castle 
Street, Liverpool. 


Insulating Products, Ltd. (169,944).—Private company. 
Registered August 28th. Capital, £10,000 in £1 shares. To carry on the 


business of manufacturers of insulated wires and cables, electric light, and 


general electrical engineers, &c. The first directors are: Н. Т. Baxter 
(man ш director) „ Park Avenue, Whitley Bay; W. Muir, Cleadon Lane, 
East Bol п. Qualification £250. Secretary : . Muir. Solicitor: F. B. 
Kent, б, Market Street, Newcastle-on-Tyné. Registered office: Cleadon Lane, 
East Boldon, Co. Durham. | 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES, 


Pirelli Geueral Cable Works, Ltd.—Trust deed dated 
August 16th, 1920, to secure £200,000 charged on certain leasehold premises, 
and the company’s undertaking und property, present and future, including 
uncalled capital, Trustees: British Trusts Association, Ltd., 32, Bishopsgate, 
Е.С. 


CITY NOTES. 


The Société des Accumulateurs Tudor 
reports gross profits amounting to 1,007,000 
fr. for 1919, which sum has been mostly ap- 
plied to depreciation, and the balance 
carried forward. A new site has been acquired at Lille for 
the re-erection of the company’s factory which is to be 
undertaken with the co-operation of the Compagnie Générale 
d' Electricité. 

The Société des Appareillages Electriques Grivolas reporta 
net profits of 982,000 fr. for 1919-20, as compared with 754,000 
fr. in the preceding year. It is intended to pay a dividend 
at the rate of 10 fr. per share, being the same rate as in 
1918-19; and a portion of the premium realised on the last 
issue of shares is to be returned to the holders of the latter 
in dne form of a dividend on the actual payments already 
made. 

The directors of the Compagnie des Forges et Aciéries Elec- 
triques Paul Girod, reporting on the past year, state that it 
could be considered as a period of transition, ав it was affected 
by difficulties of all kinds—the transport crisis, strikes, the in- 
troduction of the eight-hour day, increases in wages, the 
dearness of raw materials, and the obstacles in the way of 
obtaining them, &c. In addition, it was necessary to adapt 
the machinery and plant to peace manufactures and reor- 
ganise the works; the final result was a loss for the year 
which, however, was amply covered by the reserve funds. 
The new financial year was yielding satisfactory results, the 
works gradually resuming their activity. 


French 
Companies. 


Guildford Electricity Supply Co., Ltd.—Total revenue for 
1919 £16,783, against £10,776 for 1918; increase of £6,006. 
After crediting depreciation fund account with £2,000, the 
balance on revenue account is £2,105, and after providing for 
debenture and loan interest there is a net revenue balance 
of £312, which is to be carried forward. The connections 
increased from 1,405 to 1,528. The total costs were £12,677, 
against £8,420 for 1918, and the gross profit was £4,105, 
against £2,356. Mr. C. E. H. Master has heen elected a direc- 
tor in place of the late Mr. H. P. Smallpeice. Mr. R. H. 
Piper, secretary and accountant for over 16 years, has re- 
signed owing to ill-health. 


Stock Exchange Notice.—The Committee has ordered the 
undermentioned to be officially quoted:— 

Calcutta Electric Supply Corporation, IL.td.— 11,000 5 per 
cent. cumulative preference shares of £5 each, fully paid, 
Nos. 210,001 to 221,000. 


The Italian Pirelli Co.—An extraordinarv meeting of 
Pirelli & Co., of Milan, was convened for yesterday to con- 
sider & proposal for increasing the share capital, which stands 
at present at 60,000,000 lire. The amount of the projected 
augmentation is not mentioned in the official notice convening 


the meeting. 


The Victoria Falls & Transvaal Power Co.—A meeting of . 
the debenture holders of this company was appointed to be 
held at the offices of the company, 2, London Wall Buildings, 
on Thursday afternoon, last week, but at the time appointed 
there was not a quorum present, therefore no resolutions - 
could be passed, and the meeting was formally adjourned 
for three weeks. 


Direct Spanish Telegraph Co., Ltd.—Dividend at the rate 
of 10 per cent. per annum on the preference shares, and an 
interim dividend at the rate of 8 per cent. per annum, free of · 
oe tax, on the ordinary shares, for the half-year ended 

une. 

Western Telegraph Co., Ltd.—Dividend of 7s. per share, 
making a total of 10 per cent., free of tax, for the year ended 
at June. 

South London Electric Supply Corporation, Ltd.—An in- 
terim dividend of 6 per cent. per annum (2s. per share), 
less tax, on ordinary for half-year. 


Brazilian Traction, Light & Power Co.—Quarterly divi- | 
dend of 1} per cent. on cumulative preference shares. 


American Telephone & Telegraph Co.—Dividend of $2 
per share, less tax. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Stock EXCHANGE markets have taken on a brighter aspect. 
It is generally held that the difficulties in the way of settie- 
ment to a coal strike are not insurmountable, and that with 
both sides professedly anxious to avoid a strike, some way out 
will be found whereby both the miners and production ot coal 
will be assisted. 1n these circumstances, the inarkets have 
taken on a fresh lease of activity. The cautious view natur- 
ally looks to the monetary outlook, and to the various elements 
of disturbance at home and abroad, as being still very much 
in the picture, but investors—and speculative investors as well 
—are taking courage in both hands. Prices in many of the 
markets are harder, nor is the improvement entirely due to 
professional support. 

The lock-out of the electricians which began on Monday in 
this week has failed to stop recovery in various electrical 
manufacturing shares. It seems as though the actual event of 
the lock-out serves rather as а stimulus, in that it brings 
nearer the settlement of the points in dispute. At any rate, 
Edisons are a better market at 20s., General Electrics have 
moved up to s. 3d., English Electrics stiffened to 17s. 3d., - 
Siemens to 24s., and various other small movements in the up- 
ward direction have occurred in such shares. The atmosphere 
in the electrical trade has been charged for weeks past with 
so much uncertainty, that the lock-out is deemed to be a clear- . 
ing of the air. That there should be a rally in prices at the 
particular time when a coal strike threatens appears contra- 
dictory enough. Buyers, however, are attracted by the low 
rices to which shares have fallen, and the stiff drop which 
ав taken place should certainly discount unfavourable factors. 
The performance of the English Electric Co. in declaring an 
8 per cent. dividend, at first regarded as disappointing by 
those who were looking for 10 per cent. at least, is regarded 
by the hopeful folk as an indication that the company will be 
able to do very much better when labour conditions settle 
down. The disappointment felt at the non-payment of an 
interim dividend by the Edison-Swan Co. is tempered by 
reflections concerning the future. Moreover, some of the elec- 
trical manufacturers are evidently doing well, and the report 
of Royce, Ltd., showing an increase in profits from £8,000 in 
1919 to £14,700 for the twelve months to March 318+ last has 

not passed unnoticed. 

In the cable manufacturing group there is not much change. 
Iron, steel and armaments are inclined to be better in sym- 
pathy with the improvement in other parts of the Stock Ex- 
change, and industrials as a whole are beginning to re-attract 
popular attention. Babcock & Wilcox have gone back to 22. 

Home Railway stocks hold their ground with a good deal of 
firmness, but there is little public backing to the market, and 
until more definite developments have occurred in the coal in- 
dustry, it is not likely that money will go into Home Railway 
issues. Moreover, even when the strike is forgotten, its effect 
upon the coal bill is bound to remain. The price movements 
of the week are slight so far as electrical stocks are concerned, 
and in the steam group the changes are unimportant. British 
Electric Traction ordinary is lower at 32}, and the preference 
also, at 623, shows a decline. ; 

Mexican affairs are once more engaging interest. The news 
that President Obregon has come into power is accepted as one 
of the most hopeful items of news that has been received for a 
long time from the country, for the new President 18 а man 
of considerable wealth, and obviously it is to the interest of 
capitalists that Mexican affairs should be composed with as 
much speed as possible. Consequently Mexican Government 
bonds and a few of the Utilities are decidedly better on the 
week. As usual, however, the rises consist principally in а 
mechanical marking up of prices, comparatively little stock 
changing hands. The other stocks in the foreign division are 
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tolerat steady, with the sie dee of British Columbia Elec- 

deferred, which has gone back a couple of points to 48}. 
Cerdeba Lig ht and Power shares fell back 9d. to 3s. The 
dollar кош ига are well maintained at the material advances 


mentioned here last week. Milwaukee Electric Fives make . 


almost the only exception to the general strength, the bonds 
losing 24 ts at 119, and Monterey Fives, at 28s. 2d., are 
the only Nen cans that have given wa this week. Cape 
Electrics improved to 118. 10 Bd., and Bombay preference to 183. 
In the list of electricity supply stocks, Metropolitan 44 per 
cent. debenture has lost 53, the price being marked back to 
624 on the appearance of a small seller. Newcastle-on-Tyne 
ordinary are also heavy at 16s. The London group has hardly 
eei The City of London increased dividend has given 
ге to talk of the possibility that the.companies may, after all, 
to make a better.showing at the end of the year than 

Ше they dia for 1919, and this consideration serves to hold prices 


. ahl shares are inclined to give way a little here and there. 
Great Northerns pare fallen £1 to 20. Westerns and Globes 
are. both easier at 143. Anglo-American. Telegraph preferred 
parted with the point which it put on а week ago, Marconis 
аге 1/16 down, but there has been a little demand. for Cana- 
dians at 10s. Marconi Marines кр their price at 30s. There 
is not much doing in the cable market at present, and in spite 
of the strength of gilt-edged investments elsewhere, the tend- 
ency has been to let prices slide. , Rubber shares show further 
weakness on a drop to 1s. 8d. per lb. in the raw- material. 
This is well-nigh a record low level for the produce, and why 
rubber should be the only commodity to stand at a price lower 
now than prevailed before the war is а most difficult question 
to answer. It is safer not to consult golfers on the шше. 


SHARE LIST OF BLEOTRIOAL OOMPANIBS, 
hs Hox: Exzormorry COMPANIRS. 


Dividend Price 
Sep. 7, Yield 
; 18. ' 1990. Rise or fall. p. o, 
m ° өө өө 8 12 ха -— 49 13 0. 
do. do, do Pref 3 1 : = ae 
0 0. өө — 
ee «P ee 8 4 j . — 1 [1 6 
о ot London 8 10 n — 8 17 10 
‚ do. 6 per cent, Pret... 6 6 17 — 617 2 
irs of London . 1 8 1 — 10 9 10 
do. 6 per cent, Pref, 6 8 8 — 78 0 
London По y 1 Z 2 
do. do, 6peroent.Pret.. 6 6 8 = 10 0 0 
оров. E: ee еб ta 43 эн — 10 n : 
ө oen Pref. ry) . --— 
„ Mall ee өө 10 19 = 1 2 
— Pref. 3 1 14; = 34 s 
Westminster bx 5 8. 10 8 — 10 0 0 
do M AND TELEPHONES, 


Anglo-Am. Tel, Pref ee ee 6 6 -l ) 3 11 
йо, Dei. m eo 88/6 ц it = 8 11 
Chile bone xl 0 0 ee 8 6 6 — 5 0 
Guba Bub; Dede ee ee ee 7 1 q = *9 8 
Bastern ee ee ee 8 10 1 =. 96 14 
Bestern Tel. Ord. ee eo ee 8 10 14 — ы 14 
Globe Tel. and T. Ord. .. .. 8 10 14 — 6 14 
do, do. "Pref ee ee 6 6 — 7 1 
0 е е ee 18 К 10 80 -— 8 6 
tal oe ee, 0 0 ee n: т urs № 4 i 
Orien Telephone Ord. .. e E 
United R. Plate Tel. .. .. 8 8 — 6 1 
West Indis and Бааша „ MB Nl — Nil 
Homs Rans, | 
canta) ойо Ora; Assented .. : 4 P» — ; к 0 
Una BS ay.. Ni a 1 = Pm 
nae an ce рк 
' = | do, "A" - ХО Nu 9. ~ 6d. Nil 
do. Income ee 6 4 563 +1 — 
Fon nion Trams, 4&0. 
Anglo- Trams, н Pref. .. Nil — 8 9 2 
те do. Pref, .. Nil wh Hi - Nil 
Bombay Electric Erl. 8 6 18} +h 4107 
British Columbia Elec. Rly. Pios. Б 6 — 9 10 6 
do. . о. Deferred N 8 —2 1 4 4 
do. Deb. ee d E 65 — 1 14 1 
Mexico Trams5 percent. Bonds.. N 42 +8 Nil 
do. 6 cent.Bonds.. Nil Nil 80 +2 Nil 
Mexican Light ee ee Nil Nil 18 — Nil 
do, f. ee ee Nil Nil — Nil 
do, lst Bonäs.. .. Sil Nil 68 +2 Nil 
MANUFAOTURING COMPANIBS. 
Baboook & Wilcox ee ee e 15 15 58 — à 6 6 4 
British Aluminium Ord. .. .. 10 10 1), — 10 0 0 
British Insulated А „ 194 16 1 — 8 5 6 
dert А Б ee ee ү” 163 16 — " : д 
OesmerKelner  .. .. .. 3X) 17 B = 518 4 
казсан; "ДА"? „ 10 10 19/9 +64. 10 0 0 
Gen. 60, * ee ee ee = о 
do, Ord. [ ee ee 10 10 28. 8 +94, *7 1 1 
өө . ee ee ee 26 16 1 = 8 11 b 
do. 4 Pret.. ee ee ee 44 så — 6 18 6 
India-Rubber.. ee ee ee 10 10 1 — *8 0 0 
Met.-Vickers Pref, .. | өө о == 8 — 7 6 2 
Biemens Ord.. PT өө өө 10 10 4 / 16d. *8 6 8 
Telegraph Oon. А «„ „ O 90 90 - *6 0 Q 


* Dividends paid free of Income Tar, 
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MARKET QUOTATIONS. 
IT should be remembered, in making use of the figures appeering 


in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances, 


Tuesday, September 7th. -` 


CHEMICALS, &c. ү лант оен 
| л "E a i 
te eat REC 
a Acid, Oxalio PS еве ‘eee per lb | 100 c.e : 
a Ammoniac Sal per ton £1 858 
a Ammonis, Muriate (iarge ту) " 293 өг 
а а Bisulphide of Carbon » к ue 
а Borax Bal hate vee 99. 241 £9 dec, 
a per oe е. »9 ITI 
a соррег Chlorate .. per lb, |. ` et 
a „  Perchlorate ” “s 
. а Shellac =. x 1 £M Ж 
а 50 ot Magnesia per ton л eal. 3 
а Bulphur, Барые Flowers ж r4 єз 
@ 99 еге deo • 91 ‘ ese 
а Soda, 8 шз b . рег c | 2 ed 
а 9 eee woo LÀ per se . 
а Sodium Bichromate, casks per lb, e а 
, . * ve ^ È 
ld &c. С оза 
g Bebbitt's Metal рег ton | £118 to 4945 dus 
c Brass (rolled meta! үз to 19^ basis) per lb. 14. dec. 
c „ Tubes (solid drawn). „ 161 to e.. 
e 97 , básis ° eco eee 9 1/4 i4. ine, 
с Copper Tubes (solid drawn) ane 71 1 ^ 
= „ ( . рег ton £166 ни 
g „ Sheet... we aus x T £166 у» 
g eee m] £166 e.. 
d W (Eleotrolytic) Bars. en " 8117 £1 inc 
d n " "T „ 158 E 
: E : H yir Rodi . per lb 1/43 21 inc 
Т " Dor ee per id, . inc, 
f te Rod sts ” 6 ес 
f T Sheet wee Т ENT 
п German Silver wirs " B 
h Gutta-percha, "— » 1 PR 
h lndis-rubber, Para fine " 1/84 1d. déc 
і гоп ы ig (Cleveland per ton EN 
1 „ tap No. 8, Р.О. >, qual. ” £59 992 
g Lind i lish Pig . [T] £38 10s. dec 
g Mercury .., ... m bot. £19 10s. to £30 41 deo 
e (in original cases) small per ld. 6d. to 4/6 ne 
: 55 " »" medium . " Šk to 10/- 
T 19/6 to 25/- & up 
8 2 Phosphor Bronse, piain сары: 90 1/6 to 1/11 
g [T] 99. ed b ars and rods » | 2/2 to 12/6 eve 
„ rolled strip & sheet ři 9/8 to 3/9 Pk, 
rBiliclum Bronze Wire per ib. | N. 44. Ino. 
g Steel, Magnet, in bars Sa 1/8 Sud. ^ 
n Tin, Blook lish Sea, vies pet ton £264 to 2165 #9 to £3 inc. 
e. Wire, Nos. 1 to 16 ... Der lb. ) | ae | 
White b Ant: friction Metals . Der ton 480 to £885 | n» | 
Quotations supplied by— = 
a G. Boor & Co. ae James & Shak " 
e Thos. polton s & пова, Lid. п Selling Till & 
а Fresorick Bm & Со, Lowe. 
6 F. W 1 Richard корка d & Mo 
f India- e uta: Percha and Pn 
Telegraph Works Co., Lid. ^ ir Dennis & Ce Се, 


Electricity Meters for New Zealand, — In a eer 
communication to the Lh H.M. Trade 5 in 
New Zealand (Mr. W. Dalton) gives some paracin i 
obtained from the chiel electrical engineer, Public Works 
Department, Wellington, of the types of meter found suit- 
able for that market. It is stated that the maximum demand 
system is very suitable for hydro-electric power &ystems, and 
would have been used more widely if а ches and more 
accurate instrument were available. The only reasonably 
cheap types are said to be wanting in accuracy. The clock. 
work types are too expensive. А good serviceable maximum- 
demand indicator, costing, say, £2 to £4 without wattmeter, 
or £3 to £6 with wattmeter dial as well as maximum-demand 
dial, would find a ready sale. 

A satisfactory commercial maximum. v. E meter suitable 
for service on demands of 5 up to 500 K. v. A., graduated for 
400 volts, 3,300 volts, and 11,000 volte is required. So far 
no suitable instrument for measuring maximum к.у.А. has 
been available, and consequently it is necessary to take the 
maximum kilowatts averaged over half an hour and deduce 
therefrom the maximum K. v. A, from the power factor ob- 
served during heavy loads. This system is obviously unsatis- 
factory if a suitable maximum-K.V.4. or maximum-current 
measuring instrument is available. 

The standard frequency for New Zealand is 50 cycles. 

A copy of the latest scale of charges has been forwarded, 
and may be seen by British firms on application to the inquiry 
room at the Department, at 35, Old Queen Street, quoting 
D.O.T./2218/ED. According to this four rates are in opera- 
tion, viz., Rate A, a fixed rate for domestic and farm service; 
Rate В, a two-rate system for domestic purposes; Rate O, 
meter rate for general purposes; and Rate D, maximum 
demand for general purposes. Of the wholesale rates the 
most popular is Rate D based on maximum E. v. A. demand, 
and а large number of consumers will come on this rate in 
the Canterbury and Waikato districts. 

The chief electrical engineer will be glad to hear from 
firms offering purely British material likely to be of use for 
the above purposes.—B.O.T. Journal. 
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THE BRITISH ASSOCIATION. — III. 


A Portable Direct- reading Anemometer for the Measure: 
ment of Ventilation of Coal Mines. 
By Pror. J. T. MacGrecor-Morris, M. I. E. E. 
Section 6. — Engineering. 


Ar the Dundee meeting of the British Association in 1912 the 
author read a paper entitled The Electrical Measurement 
of Wind Velocity, and showed certain experiments illustrat- 
ing the application of the principles involved. Subsequently, 
in order to obtain correct measurements of the velocity of air 
at various atmospheric temperatures, it became necessary to 
introduce a modification of the method first described. 

The principle which is utilised in the apparatus which is the 
subject of this paper may best be illustrated in the following 
manner: When a length of thin wire in air is heated by the 
passage of an electric current of constant strength, the wire 
attains a steady temperature in a second or two. Heat is then 
being taken away from the wire, by the motion of the air 
passing it, at the same rate as that at which it is receiving 
heat from the electric current, and the rise in temperature 
will be the smaller the higher the velocity of the air. "This 
fact can be utilised to determine the rate at which the air 
is passing. Generally speaking, when a wire changes in tem- 
perature its length changes, as does also its electrical resist- 
ance. Either of these two effects can be used. In many 
ways the change of length would be simpler to use, but owing 
. to the minuteness of the change of length it is probably better 
to use the change in electrical resistance. То obtain the same 
magnitude of effect mechanically, a wire would require to 
double in length when raised to a temperature of 400 deg. F. 
or 500 deg. F. However, as the principle of the instrument 
about to be described. may be more easily grasped by some 
mechanically, the following crude mechanical model (fig. 1) 
is put forward. 


Fia. 1.—DiaaRAM oF PRINCIPLE. 


Four thin wires a, b, c, and d, each of the same length, 
are arranged as shown, und a constant electric current is 
maintained flowing through the two paths in parallel ab and 
cd, entering at x and leaving at v; b and c are enclosed in, 
but not touching, two thin-walled metal tubes which shield 
these two wires from the cooling effect of the moving air. 
The other two wires a and d are fully exposed to the air. 
If the material of the wires is such (say, for example, iron) 
that an appreciable change of length takes place with change 


of temperature, then the greater the velocity of the wind. 


blowing upon the apparatus, the shorter the wires a and d 
will become, whilst wires b and c remain practically unaltered 
in temperature, and consequently in length also. А pointer, 
made of insulating material, connecting the junction of a 
and b with the junction of c and d will move over to the right 
as the velocity of the wind increases. 

Such apparatus as this of necessity gives, for low velocities, 
а more open beale than for higher velocities. Consider, for 
instance, the case of a wire for which the temperature eleva- 
tion above the atmospheric temperature is reduced to half 
by & wind velocity of three miles per hour, then any further 
increase of velocity, no matter how great, can do no more 
than reduce the temperature to that of the atmosphere. 
Such an instrument would, therefore, have the three miles 
per hour mark balf-way across the scale, whilst a hundred 
miles per hour or more would only double the reading. This 
shows that the apparatus in this form is mainly suited to the 
measurement of low velocities, say, up to 10 miles per hour 
or perbaps 90 miles per hour. - 

We now turn from the method of using the change of length 
with temperature, to that of utilising the change of resistance 
with temperature, and then the only alteration which we 
have to make is that of replacing the insulating pointer con- 
necting the junction of a and b to that of c and d with a 
sensitive voltmeter or galvanometer. This arrangement then 
constitutes the well-known Wheatstone bridge. In both the 
mechanical and the electrical models it is obviously essential 
that the current through (or the voltage applied to) the bridge 
be maintàined constant, as variations in these quantities 
seriously affect the indications of the pointer in the mechanical 
model, and the voltmeter in the electrical arrangement. 

In the present paper attention is confined to the 
development of a practical form of portable anemometer 
for use in coal mines. A consideration of the materials avail- 
able suggests the use of platinum, nickel, or tungsten. Plati- 
num, though in many respects suitable, is hardly robust 
enough to stand the kind of treatment it is likely to receive. 


Nickel is good if extreme care is taken in its selection. Simi- 
larly, excellent results have been obtained with tungsten. 
There are many points which call for considerable experience, 
in the choice and the handling of these wires, in the soldering 
and the adjustment of tension, and in other matters, including 
the elimination of errors due to thermoelectricity. In the 
apparatus about to be described а very special niekel wire 
has been used having an electrical resistivity temperature 
coeflicient of 0.474 per cent. per deg. C. reckoned on 20 deg. C. 
The whole apparatus is entirely contained in a box measur- 
ing 10 in. by 61 in. by 7 in. deep and weighs 134 lb. com- 


. 


plete. It is illustrated in the accompanying figure 2. 


Fia. 2.— PORTABLE DIRECT-READING ANEMOMETER. 


The pair of exposed sensitive heated wires, the enclosing tubes 
for the other pair of wires, and the thermometer which 
together form the anemometer head (shown diagrammatically 
in section in fig. 3) are carried by the ebonite handle, and 
are shown on the right in front. The protecting cage (which 
has been removed only for the purpose of showing the details) 
will be seen at the back. The recess in the box underneath 
the indicating instrument holds the anemometer head and 
the connecting length of flexible when the instrument is not 
in use. The two-volt accumulator will be seen on the left, 
and behind it the switch for connecting the battery by a 
turn of the key. In the centre the indicating instrument is 
seen with its pointer deflected half-way across the scale, 
which is illuminated, if need be, by means of a small shielded 
electric lamp carried in an overhanging holder. There are 
two switch handles on the right, the one in front being a 
rheostat handle for adjusting the voltage applied to the bridge 
to the correct value for the particular air temperature, this 
adjustment being made when using the indicating instru- 
ment as a sensitive voltmeter, the switch handle at the back 
being placed on the right-hand stud marked ''standardise."' 


Ес. 3.—Srction THRovGH ANEMOMETER HEAD. 


After this adjustment, which takes only a few seconds, has 
been made, the switch handle is thrown over to the left-hand 
stud marked "' anemometer,” when the pointer of the measur- 
ing instrument swings to a reading giving the velocity of the 
air passing the anemometer head in miles per hour. There 
is a simple but effective device which only allows of the box 
being closed if the needle of the indicator has been clamped, 
and, should the battery by accident be left on, it 18 auto- 
matically switched off by the action of closing the box. 

To obtain the best results, the anemometer head should be 
held at arm's length with one of the two little brass screws 
at the top of the ebonite handle facing in the direction of 
the wind, and the checking of the standardisation at the 
right temperature should naturally be looked to at intervala. 

As the instrument has such an open scale near its zero, 
it is very exceptional to find it indicating zero velocity, as 
it easily gives an indication for a velocity of one-twentieth 
of a mile per hour, and probably even a fifth of this would 
give & measurable indication. In its present form, however, 
its best range is from 4 mile per hour up to, say, 5 miles 
per hour. Movements of air, which it is quite impossible for 
one to feel are indicated by it. The calibration curve of one 
of these instruments is given in fig. 4. , 

As the indication of this class of instrument is dependent 
on mass flow, and, therefore, on the temperature of the air 
streain, an error comes in if the temperature alters, but for 
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practical purposes this can be automatically compensated 
for by an adjustment of the voltage on the bridge. Hence, 
there are certain temperature index marks on the scale, which 
show the proper position for the indicator for these tempera- 
tures of the air stream when standardising. (The maximum 
temperature reached in practically all English mines is not 
more than 85 deg. Fahr., though in exceptional cases it may 
reach 95 deg. Fahr.) It is important that the standardising 
adjustment should be done with care, as the indications are 
dependent on the cube (or more nearly 2.5th power) of the 
voltage applied to the bridge. The eftect of water-vapour in 
the air on the indications of such instruments might be 
expected to be very considerable, but the experiments of 
Kennelly, and later, those of J. S. G. Thomas, have conclu- 
sively shown that such effect is negligible. Thomas has 
shown that saturating air with water-vapour does not affect 
the indications by 1 per cent. 
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Fia. 4.— CALIBRATION CURVE. 


The present apparatus has the following points of note :— 

1. It is portable and contained in one box. 

2. It gives a reading directly in miles per hour, and the 
variations can be followed. 

3. The precision attainable with ordinary use is higher than 
with existing apparatus. 

4. It is a simple matter to check approximately the indica- 
tions of the instrument. 

The author is indebted to the Cambridge and Paul Instru- 
ment Co., Ltd., for many minor points in the design of the 
portable instrument which materially contribute towards 
rendering it a practical portable instrument. He desires 
especially to thank Sir Horace Darwin and Mr. R. S. Whipple 
for their share in the work, and Dr. Thornton for useful in- 
formation in connection with its application to work in mines. 


Third Report of Committee Appointed for the Investigation 
of Fuel Economy, &c. 


( Abstract.) 
Section D.—Chemistry. 


The Committee, constituted as follows: Prof, W. A. Bone 
(Chairman), Mr. H. James Yates (Vice-Chairman), Mr. Robert 
Mond (Secretary), Mr. A. Il. Barker, Prof. P. P. Bedson, Dr. 
W. S. Boulton, Mr. E. Bury, Prof. W. E. Dalby, Mr. E. V. 
Evans, Dr. W. Galloway, Sir Robert Hadfield, Bart., Dr. Н. S. 
Hele-Shaw, Mr. D. H. Helps, Dr. G. Hickling, Mr. D. V. 
Hollingworth, Mr. А. IHutehinson, Principal G. Knox, Prof. 
Henry Louis, Mr. H. M. Morgans, Mr. W. H. Patehell, Mr. 
A. T, Smith, Dr. J. E. Stead, Mr. C. E. Stromever, Mr. G. 
Blake Walker, Sir Joseph Walton, M.P., Prof. W. W. Watts, 
Mr. W. B, Woodhouse, and Mr. €. H. Wordingham, has held 
altogether six meetings since its reappointment last vear, and 
is investigating (inter alia) the following matters :— 

(a) The present official methods of arriving at coal mining 
statistics (e.g., output of coal, Kc.) in this and other coal 
producing countries. 

(b) The eflect of the war upon the British coal export trade. 

(c) The chemical constitution of coal. 

(d) The low temperature carbonisation of coal. 

(е) The thermal efficiencies at present attainable (i) in the 
carbonisation and gasification of coal by various systems, (ii) 
in domestic fires and heating appliances, (iii) in metallurgical 
and other furnaces, (iv) in steam raising and power produc- 
tion, and (v) with regard to the generation of electricity in 
publie stations. 

(f) Sources of supply of liquid fuels. 


Although the Committee has made satisfactory progress with 
its inquiries in certain directions during the past year, both 
time and opportunity bave been wanting for completing them. 
The present Report, therefore, is of an interim nature, but the 
Committee hopes to report more fully on the above matters to 
the Edinburgh meeting of the Association. next year. 

According to information kindly furnished to the Committee 
by the Statistical Department of the Board of Trade, the total 
output of coal in the Cnited kingdom during the year 1919 has 


been provisionally estimated at 229,665,000 tons, and the total 


output per person empioyed (below and above ground) in the 
mines at [07.5 tons. | 

Owing to abnormal circumstances during the period of coal 
control, it is difficult to give strictly comparable figures for 
the average pitheed prices of coal in the years immediately pre- 
ceding and following (respectively) the war. According to 
official estimates supplied by the Statistical Department of the 
Board of ‘Trade, the pithead prices per ton of coal raised jn 
1913, and in July 1919, respectively, were approximately as 
follows :—Average for 1913, 10s. 1id.; on July 16th, 1919, 
6s, Odd. 

In the report recently made to the Prime Minister by Messrs. 
Alfred ‘Tongue & Co., chartered accountants, of Manchester 
and Glasgow (Cmd. 555), it was estimated that the average 
cost per ton of coal raised in British mines during the year 
ending March 3ist, 1920, was 27s. 34d. [t would thus appear 
that the pithead cost of coal has been nearly. trebled as the 
result of the war. | 

During the vear considerable progress has been made with 
the researches on the chemistry of coal under the direction. of 
Prof. Bone at the Fuel Laboratories at the Imperial College of 
Science and Technology, further details of which will be pub- 
lished shortly. 

Appendix I (Memorandum upon Coal Mining Statistics), 
touches upon the methods in vogue in different countries 
of computing coal production. The varying. systems em- 
ployed in this country make it impossible to differentiate 
definitely between the coal mined (including dirt, &c.) and the 
actual weight sold. Appendix II consists of two tables. The 
first (4) shows the number of tons of coal exported from the 
United Kingdom yearly from 1913. to 1919 inclusive. The 
figures show that the total tonnage exported dropped from 
18.400.118 in 1913 to 35.249.568 last year. The second table 
(в) shows the various districts of the United. Kingdom and 
the amount of coal exported vearly from 1913 to 1919 inclusive. 

Appendix [IL а memorandum upon the Skinningrove pro- 
cess for the production of alcohol from coke-oven gas. It 
gives a brief outline of the process devised by Messrs. Bury 
& Ollander for the removal of ethylene from debenzolised coke- 
oven gas and its conversion into ethyl alcohol, an account of 
Which appeared in the EnrerricaL Review for August 13th, 
1920. 


DISCUSSION. 

Prof. W. A. Boxe, in introducing the report, referred to the 
establishment of the Committee in 1905 at the Newcastle meet- 
ing and the work done during the past year, as outlined in the 
report. Although we were approaching a coal crisis which 
might have very far-reaching effects, the Committee was not 
concerned with what might be called the political aspect of the 
situation, although the figures which had been collected in the 
report would have a bearing upon the question now 1n dispute. 
Having outlined the contents of the report, he said that it 
was hoped at the Edinburgh meeting next year to present a 
fuller report upon all the matters touched upon in the present 
report, especially with regard to the methods of arriving at the 
data concerning coal outputs, &e. 

An important matter which thé Committee had been con- 
cerned with during the year was the question of the future 
standards of gas supplies in this country. During the war the 
question was raised whether the gas undertakings should 
not be allowed greater liberty than they had had in the 
past in deciding the quality of gas which they might distri- 
bute. In the early eighties, the practice of generating water 
gas by the action of steam upon the resultant coke after car- 
bomisation of the coal began to come in, and since the ‘eighties 
gome of the gas undertakings had been in the habit of mixing 
a certain proportion of water gas with the straight coal gas. 
‘They were limited in the proportion by two considerations, tee 
first by the fact that in the old days there was an illuminating 
power standard, and, secondly, by various economical factors. 
It was now claimed by the industry that gus could be 
cheapened if they were allowed to go in for complete gasifica- 
tion of the coal, i.e., they would start by carbonising part of 
the coal and then convert the coke, or a very large propor- 
tion of it, into water gas, mixing the two gas supplies and dis- 
tributing a mixed water and coal gas. 

The gus industry, however, was claiming to be free and 
above all restrictions, and on that point the B.A. Committee 
could not agree. 

Mr. Созмо Jones said he was in agreement with Prof. Bone 
on the question of the chemical composition of gas. In fur- 
naces, for instance, it was of the utmost importance that cer- 
tain chemical limits should be followed. It might be that when 
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burning gas in mantles another composition might be per- 
-mitted. Certainly a limitation. was desirable in the case of 
раз used for industrial purposes. Great success had been 
{апае in America with colloidal fuel, and it was particularly 
important to the anthracite urea of South Wales, where large 
quantities of fine anthracite coal had accumulated, which was 
very high in fixed carbon. These accumulations were near the 
spot where the Anglo Persian Oil Co. was erecting its huge 
refineries, and it seemed a place where the study of colloidal 
fuel might be taken up. 

Mr. A. J. CARTER emphasised the necessity for keeping a 
control on the gas undertakings with regard to impurities. 

Dr. EDGAR STANSFIELD said that, coming from Canada, he was 
extremely interested in hearing the account of the work of the 
British Association Fuel Economy Committee. In Canada they 
were working on similar lines and similar problems, although 
on a very small scale. The problems there were as big as they 
were in Great Britain, but unfortunately there were very few 
workers to take them up. Тһе Canadian Government was 
dealing with the problem of fuel economy, and in conjunction 
with. the. provincial Governments was tackling the question of 
the utilisation. of lignites. A big plant was being erected in 
Southern Saskatchewan for the low temperature carbonisation 
and briquetting of lignites, whilst à Peat Committee was work- 
ing on a big scale. With regard to colloidal fuel, he had had 
the pleasure of meeting the inventor who had done a lot of 
work on the suspension of carbonised lignite in oil, and had 
found it quite an easy thing to do. The possibilities of the 
process were very great, 

Mr. S. R. ILLINGWORTH said that when the Committee was 
dealing with the question of export trade, he hoped it would 
use every endeavour to Classify coals into particular species, as 
far as possible. 

Sir ROBERT ROBERTSON said he was greatly interested in the 


work being done with regard to the production of alcohol at 


the Skinningrove Ironworks. He could only hope that the 
quantity of alcohol hoped for from these works, which was 
about one-tenth of the total used in this country at the present 
time, would materialise. 

Dr. LANDER said that although be was an ofticial of the Fuel 
Research Board, he wished to make it clear that he was speak- 
ing in his personal and private capacity. The consumers were 
represented at the conference by chemists and technical people 
from the large steel works, railway companies, &c., and also 
from the Consumers’ Association, which had been a very active 
body and assisted greatly during the war in bringing this 
matter to a head. 

Prof. Bone briefly answered the questions raised. 


Steam Action in Simple Nozzles. 
By Pror. A. L. MEtLtLANBY, D.Sc., and Mr. W. Kerr, A. R. T. C. 
(Abstract.) 
Section G. 


THE paper gives an exposition of a simple method of dealing 
with variants in " straight " nozzle expansion. The problem 
of the expansion of a tluid through a nozzle is one of out- 
standing pructical importance and of great theoretical interest. 
Consideration of the main difficulties in nozzle tlow can only 
be achieved by a study of the internal jet conditions which 
result from the varying boundary and fluid conditions imposed. 
In taking a general view of the extensive experimental work 
on this subject the observer is struck by the restriction of 
method in the more comprehensive researches to one, or a 
combination of two, out of three main methods. These 
methods are: Determination of flow, of reaction and of im- 
pact. In addition some experiments have been made by the 
search tube method, in which the pressure fall along the 
jet is observed. These are, however, of minor extent, and 
have only resulted in more or less confusing curves of pressure 
variation. Of flow measurements little more can be said. than 
that they determine the flow in the individual cases exumined. 
Reaction determinations would seem to be of distinct value 
in arriving at total efticiencies of expansion. The method, 
however, provides overall information only, and fails en- 
tirely to give any indication of internal effects. It might be 
imagined that comprehensive research of this type could deter- 
tine the influence of, say, entry curve on the expansion, by 
dealing with nozzles having this as a variable factor of form. 
^ut this is not so, since change of entry could, and may, alter 
the conditions of flow in the following parts, and the result, 
as obtained, would only show the balance of change. Again, 
the reaction effects are usually based on the expansion ratio 
of exhaust and supply pressures, but it is by no means certain 
that the range of the actual nozzle operations, on which the 
reaction depends, is in exact agreement therewith. It would 
seem Necessary to accompany this determination with a 
measurement of the exact action range of the nozzle itself. 
‘The measurement of impact effect is probably of use for 
direct application to turbine work, but as a method of pure 
research on nozzles it is hardly satisfactory. Lake the reaction 
method it is of the '* overall type, but it has the additional 
demerit that it includes in ita consideration any occurrence 
bevond the nozzle mouth, since the impact plate cannot be 
made coincident with the outlet. 
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Both reaction and impact processes are methods of search 
for the jet energy. | E 

AM tnings considered the impact method seems less sound 
than the reaction as an examination of the expansion efficiency 
ot the nozzle itself. Detailed observation of the action in the 
free space would be necessary to relate the two different results 
and since this may be affected by various accidental factors it 
is unlikely that the relationship would be finite and general. 

The search tube ° method is entirely one of internal ex- 
amination, but it only serves to determine one of the factors 
involved, and is therefore, of itself, insutficient. But it would 
seem necessary to believe that some such process should be 
an essential part of a nozzle research scheme. ‘lhis pressure 
measurement is the simplest of the internal methods. 
‘lemperature observations are troublesome to obtain, and are 
perhaps less valuable, while velocity or density determinations 
present many dithculties. i 

1t has seemed desirable to discover how much information 
could be extracted from experiments combining the simplest 
of the “internal " methods with the simplest of the over- 
all" methods, i.e., " pressure-flow |’ experiments. No doubt 
further combination with the reaction method would be still 
more valuable, but this would lead to complications rather 
undesirable at first, and, indeed, such developments could 
afford to await the demonstration of their necessity. 

The present paper outlines the method of analysis and 
discusses general points arising therefrom. 

‘the point universally recognised in nozzle action is the 
existence of a critical pressure, imposing a definite throat con- 
dition and minimum cross section for maximum flow. ‘The 
ratio of this pressure to the pressure of supply is reudi.y 
evolved from the equations of perfect expansion, being .540 
for superheated (or supersaturated) steam and, approximately, 
58 for wet steam. Of course, the actual expansion is imper- 
fect, but this is not customarily supposed to affect the throat 
condition tg any appreciable degree. 

Now it has to be realised that the flow of a gas into and 
through a nozzle is liable to adventitious influences arising 
anywhere in the jet length. Thus, too fine an entry, too quick 
a curve, too large a throat, a wire edge, inconvenient path of 
approach, errors in the divergehce and faults on the boundary 
surfaces would all have their due ellects at the points where 
they occur; and these effects would have their influence on the 
actual flow, on the jet form and on the expansion law. 

A constant efficiency is an unlikely condition in nozzle ex- 
pansion, since the potential value of a fault in nozzle form, 
urea or finish is manifestly dependent on its position. The 
conclusion is, therefore, reached that in order to study possible 
variations in the internal conditions of a jet, any kind of 
expansion must be envisaged, and a special form relegated to 
its proper place as merely one type, and not аз a permissible 
approximation to all types. | Consequently it is desirable to 
develop a simple method capable of embracing widely different 
expansion types. 

A series of equations is given in the original paper from 
which to obtain the desired method of calculating expansion 
for various types of nozzles, and conditions to be observed in 
the study of particular forms are laid down. 


Decimal Coinage. 
By H. Autcock, МТ.Е.Е. (Abstract.) 
Section F.—Keonomics. 


Ox Tuesday, August Hth, Mr. Harry Allcock, M. I. E. E., 
read a criticism of the Majority Report of the Royal 
Commission on Decimal Coinage. He attributed the failure 
of the Commission to solve the problem to differences 
between the advocates of reform rather than to any opposition 
to the principle. Two Bills were before the Commission, one 
proposing to decimalise the pound sterling, and the other to 
create a new unit of 100 halfpence; at least 15 of the 20 com- 
missioners clearly preferred to decimalise the pound, but 
they could not all see their way to support the former Bill 
owing to its effect on the present penny—the same dithculty 
that has blocked the way for a century. The penny, bowever, 
requires alteration quite apart from the decimal question; its 
value is now too low, aud the next stage, I4d., besides in- 
volving the use of two coins and compelling the Government 
to mint last year over three times the normal quantity of 
copper coins, is an unnecessarily high value. The penny is 
merely a token, representing 1/240 of a pound, and the 
Government could declare that in future it should represent 
1/200 of a pound, thus relieving the shortage of coppers, 
hastening the reduction of prices (from 1.54. to the new 
penny worth 1.2d.), and removing the only obstacle to the 
decimalisation of the pound. This alteration would raise the 
value of all copper coins in circulation by 20 per cent., but the 
values of the existing notes and silver coins relative to the 
pound would remain unchanged, and the shilling would repre- 
sent 10 new pence. By subsequently reducing the value of the 
farthing by 4 per cent. to represent 1 mil, the decimalisation 
of the £ would be completed. The halfpenny would become 
94 mils, and a nickel coin of 2 new pence = 10 mils would be 
issued, the present 3d. piece being withdrawn. 

Every country in the world outside the British Empire, and 
some within it, have decimalised their coinage, and it is high 
time that we shared in the advantages of the decimal system. 
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ELECTRICITY IN THE GERMAN ARMY. 


By Major T. RICH, O.B.E. 


(Continued from p. 300.) 


Low Pressure Outdoor Circuits. Stranded bare iron, usually 
90 sq. mm. (about 19/15), was largely used for low-pressure 
village distribution. А certain amount of 100 sq. mm. wire has 
been found. In most places where lighting previously existed, 
the copper was taken down and replaced by stranded iron. 
Owing to the reduction in power load in towns and villages, 
the load on pre-war distributing mains was often much lower 
ihan in peace time, and workshops were generally arranged 
with special transformers to avoid the use of long low-pressure 
mains. 

A number of towns, for instance, Solre-le-Chateau, near 
Maubeuge, which previously had gas only, were supplied with 
electric light, and in newer installations, for instance in West 
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Fic. 1.—Power J.u1nes AT 45,000 VOLTS IN THE OCCUPIED ZONE. 


Belgium, where 990/380 volts was used, low-pressure mains 
over 1 km. long have been found. Transformers have at 
times been placed on the road between two villages. 

Large telegraph insulators on coach-screw swan-neck stalks 
were the rule, screwed to rough unbarked poles or cemented 
into the walls of houses. Small porcelain inlet tubes were 
used to take the wires into the houses, connection being made 
usually through aerial fuses. 


Longest? Shar Ghoul 70 mehes 
Poles sa 25 per A^. ^t. 


-=> 0 aod // males hong 
w 
t 


Enla ge Section 
of Channel 


Line rire usually 13 ran. 
(20 14 mm (( (86 sy o3 

weigh? of 3 co»duclers abouf 
/ 6 Tens per mede 


Ell. 


го» 


Barked limber. larred 
a^ butt 


Fig. 9.- STANDARD CROSS-ARM FOR 45,000-voLT Power LINE. 


High-pressure Lines and Insulators.—In a number of cases 
the copper in existing high-pressure aerial mains was taken 
down and replaced by aluminium or iron. The newer 45,000- 
volt trunk mains were mostly arranged with 120-sq. mm. 
aluminium. Some of the 15,000, 10,000, and 5,000-volt trunk 
mains were of aluminium. Most of the branch mains were 
arranged with 10, 25, 35, or 50-square millimetre 7 or 19-strand 


galvanised iron. A small quantity of badly galvanised cable 
has been found at depots, but the bulk of the mains examined, 
which have been in place for three to five years, show very 
little sign of corrosion. : 

The poles used for 45,000-volt lines were usually 10-m. 
(33 ft.) and 1l-m. (36 ft.) long, about 18 to 22 cm. (7 to 8 in.) 
diameter at the top, and 22 to 30 cm. (8 to 12 in.) at the butt. 
These poles were barked, and usually tarred at the butt 
before being placed in position. A large proportion of them 
came from Germany by rail. А special circular letter has 
been found forbidding the use of these large poles for 15,000- 
volt circuits or other work. With aluminium wire the span 
of these 45,000-volt lines varied up to nearly 70 metres. They 
were strung comparatively tightly, with anchor posts about 
every two kilometres. Although no earth wire was used, 
very little disturbance from lightning was experienced in the 
northern area on these lines. Figs. 2 and 3 show the general 
construction. "The design of channel cross arms used was 
developed in Germany shortly before the war began. 

A certain number of 30,000-volt insulators were found, pre- 
sumably intended for work in the southern area. 

Practically all the new branch circuits at 15,000 volts and 
under were arranged with coach-screw, swan-neck stalks, 


4 2 
2 е 


« 


* 


Section A.B. 


A Able A marin ssie ia denen 
(^ era he rote c/0sOd with 
Ф е rro. 


Fic. 3.—ANcHon Post ron 45,000.vorT Ілме. 


and іп most савез unbarked forest timber was used for poles 
(fig. 6). The spans were from 35 to 50 metres. The conductor 
was usually placed on the inner side of the insulator, not in 
the top groove, so that if the binding wire gave way it would 
full into the swan-neck. Trees when in а convenient position 
were frequently used to support insulators up to 15,000 volts 
(fig. 7). Ordinary line insulators on swan-neck stalks were 
used as terminals; shackle insulators were never used. Pole 
roofs were not used, although the tops of poles were some- 
times tarred. Insulators both high and low-pressure were 
arranged with an internal thread. The stalks were made of 
square bar reduced to circular section inside the insulator, 
with several diagonal cuts opposite the insulator threads. 
The insulators were usually fixed on to the stalk by screwing 
on to a circular cap of corrugated bitumenised paper; this 
made a very solid fixture. e insulators were white and 
green; those above 6,000 volts were usually made in two 
pieces, separately tested and then cemented. Although there 
was not the same shortage of zinc in Germany as there was 
in the United Kingdom, practically all the high-pressure, 
low-pressure, and telegraph insulators had painted ungal- 
vanised stalks. 

Use of Iron Wire.—The experience of the Germans coupled 
with that of the French Army and California power com- 
panies tends to show that the use of iron wire for high- 
pressure circuits does not involve the inconveniences that 
would appear at first -sight. 

When one or two villages have to be supplied at 11,000 or 
15,000 volts, it is impossible on branches of average length and 
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capacity to cut down the section of a copper wire to that 
necessary for economic reasons, owing to the lack of mechani- 
cal strength. For example, the current per conductor to give 
30 kilovolt-amperes at 15,000 volts is 1.2 amperes, and for a 
branch 8 km. long a copper wire of 22 or 23 S.W.G. would 
be of ample capacity. Such а line would hardly stand a 


amount of 3,000-volt and 5,000-volt cable was laid in forward 
areas. Large quantities of cable were taken up in France and 
Belgium and sent to Germany. Аз a general rule, where 
duplicate cables were originally in place one was taken away. 
It is generally assumed that a high-pressure cable cannot be 
used again with safety after it has been taken up, but ex- 


Fia. 4.—Srock or POLES AND Cross-ARMS AT JEUMONT FOR 
GERMAN MILITARY. 45,000-VOLT LINE. 


heavy storm of rain. A single or stranded iron wire would 
meet a case of this kind. 

It has been found thai provided the wire is stranded to 
reduce eddy-current losses, and the current per strand is 
reduced to not more than about 1 ampere, the heating losses 
and voltage drop in the conductor will not materially exceed 
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Fic. 6.—BRaNcH LINE CONSTRUCTION, UP TO 15, 000 vors. 


those to be expected with a copper conductor of the same 
ohmic resistance. 

Telegraph, Telephone, and Road Crossing. — There were in 
most cases arranged by placing the poles close together and 
supporting a net of galvanised iron wire on an angle-iron 


lig. 7.— TREE USED TO CARRY 
10,000- von T LINE. 


frame. fig. 8. In some instances an inverted net was placed 
over the wires to be protected, fig. 9. Road crossings were 
sometimes arranged by doubling the wires and insulators or 

doubling the insulators. 
Cables.—Comparatively little high-pressure underground 
cable was laid in the sector between Laon, Spa, Antwerp, and 
e. Indirect information has been received that a certain 


bid. 8.—RoAD CROSSING FOR 
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Fig. 5.— GERMAN 45,000-voLT LINE AND ANCHOR POLE; 
STRANDED ALUMINIUM LINE 120 SQ. MM. 


perience in Germany with armoured cables which have been 
laid directly in the earth tends to show that the fear is largely 
groundless. Notes in the American technical Press tend to 
confirm this. | 

Power Stations.—As far as information goes, opposite the 
British sector no power stations of any size were put up by 
the Germans. Auxiliary 3-phase power stations were put up 
opposite the French sector near Anor and Mont d'Origny, 
and a power station in Alsace was enlarged. Every effort was 
made to interconnect existing public power and private min- 
ing stations. 

An auxiliary steam power station of 125 K. v. A. on a railway 
truck was stationed at Erquelines, near Maubeuge. This 
station contained a 3,000-volt generator, belt-driven by a 
steam locomobile engine fitted with forced draught and a jet 
condenser for use when canal water was available. A step-up 
transformer to a 15,000-volt switchboard, automatic oil 
switches, and three sets of outlet insulators made it possible 
to supply three 15,000-volt circuits. The lay-out of a portable 
station of this voltage inside the Continental rolling gauge 
is a matter of some ingenuity. Several smaller power stations 
on railway wagons were found. One of 34 Kw., 220 volts, 3- 
phase, with a locomobile steam engine, was arranged to drive 
by means of a direct-coupled motor a multi-blade reciprocat- 
ing log saw on a second truck. With the aid of this plant 
the power station could be taken on the rails into a forest, 
and logs passed through the saw-mill truck and placed direct 
on flat trucks for dispatch. This plant was arranged in the 
State railway workshop in Berlin in 1914. 

Transformcrs and Sub-stations.—At the beginning of the 
war most of the transformers used were those requisitioned 
in France and Belgium, but apparently in 1915 a certain num- 
ber of 3-phase transformers with special windings were sent 
to the northern section of the Western Front. These were 
arranged with the high-pressure windings in two sections 
per phase, which could be placed in series or parallel (fig. 10). 
When the two windings were placed in parallel and the phases 
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Fic. 9.— METHOD OF CROSSING 
OVERHEAD LINE. 


connected in mesh, the transformer could be used on 5,000 
volts; when in mesh with windings in series, on 10,000 volts; 
and with the aid of a tapping with series windings and a star 
connection, the transformer could be connected to 15,000-volt 
mains. 

The windings were connected by means of a 3-way con- 
troller, with the fingers mounted on a hard-wood frame, the 
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whole being immersed in oil in the transformer tank, and 
operated by means of a key-handle from outside. These 
transformers must have been very useful in the area between 
Valenciennes, Douai, and Lens, where 5,900, 10,000, and 
15,000-volt mains are to be found close together. 

A certain number of interconnecting transformers were 
received from Germany to enable interchange of power from 
different circuits; for instance, at Flines les Raches a trans- 
former of 1,000 Kw., 15,000 to 5,000 volts, was installed, and 
somewhat similar transformer stations were arranged at 
Bruges Steel Works, Henin Liétard and elsewhere. A number 
of 3 and 3-k.v.4., 15,000-volt, single-phase transformers and 
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Кы. 10.— HiGn-brnEssuURE. CONNECTIONS OF GERMAN A- K. v. A. 


TRANSFORMER. 


a number of 3 and 5-к.У.А., 3-phase, 15,000-volt ones have been 
found. These sizes have up to recently been considered very 
emall in capacity for the voltage used. Experience during 
the war has tended to show that as far as the size, equip- 
ment, and capital cost of power lines and sub-stations are 
concerned a 15,000.volt line differs very little from one at 
3,300 or 6,000 volts. Above about 15,000 volts the cost and 
operating difficulties increase rapidly. 

When it is remembered that the capacity of a line with 
equal losses is as the square of the voltage, for instance a 


15,000-volt line has 25 times the capacity of one at 3,000 volts, . 


and taking into consideration the necessity for cutting down 
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the ampere capacity per conductor to & minimum with iron 
wires, the wisdom of this choice of voltage can be seen. The 
Germans in 1918 began to use single-phase transformers off 
3-phase cireuits to supply small villages and depots with light. 
The same system had been also adopted successfully by the 
R.E. at Havre and by the French in the Vosges. The low-pres- 
sure windings of practically all transformers used to supply 
low-pressure lighting and power systems direct were star- 
connected, with, in most stations examined, the neutral point 
earthed direct. 

The low-pressure windings of a large number of German- 
made transformers were arranged in star-zig-zag. "This wind. 
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Fic. 11.—Low-PRESSURE ZIG-ZAG 
WINDING OF J-PHASE TRANSFORMER. 


ing, fig. 11, has been used considerably on the Continent, 
but is hardly known in the United Kingdom and America; 
in comparison with the normal mesh connection, it gives the 
advantage of the larger conductor and reduced voltage to 
earth, without the same danger due to disturbances and vari- 
able voltage ratios which are sometimes found with plain star- 
star connections. 

These udvantages are accentuated with small transformers, 
and those likely to be connected to a power line through fuses 
alone, without the use of an automatic oil switch, which would 
cut out all the phases in case of a fault on one phaee. 

(To be continued.) 


A THEORY OF METALLIC ARC WELDING. 


In the summer of 1918 the Welding Comunittee of the United 
States Emergency Fleet Corporation initiated an investiga- 
tion of metallic arc welding in which special attention was 
to be given to the determination of the cause and nature 
of the transmission of metal from an electrode to a plate. 
A research of this character was conducted in the laboratories 
of the Massachusetts Institute of Technology, and the results 
obtained were set out in a paper presented to the American 
Welding Society. The following information relative to the 
experiments, which were conducted with the aid of photo- 
graphic records of successive phases of the welding arc by 
means of a high-speed motion picture camera, instantaneous 
photographs obtained with a short-exposure focal-plane 


shutter, and magnified views on ground glass, is abstracted 
from the Electrical World. : 
No satisfactory explanation. had, up to the tine of the 


it is to be expected that the constituents of an electrode sub- 
jected to а high temperature will change from solid to liquid 
or gaseous form successively, and not at the same instant; 
the iron constituent will melt last, with the exception of 
carbon, which combines rapidly with oxygen to form carbon 
monoxide. In metallic arc welding the temperature changes 
which take place differ to a marked degree from the changes 
incident to the usual methods of heating metals in that a 
small mass of the electrode is subjected to a high tem- 
perature for a very short interval of time. The distinctive 
thermal feature is then the sudden rise and fall of tempera- 
ture in the metal transmitted to the plate. Under the cir- 
cumstances the melting of the iron is delayed by the heat 
absorbed by the other constituents of the electrode and this 
fact, together with the limited time of application of high 
temperature, disproves the possibility that the iron is com- 
pletely vaporised in the welding process. 
While changes in voluine, following tem- 
perature increase, may take place among 
the constituents of the electrode during 
welding, the greatest possibility for such 
expansion may be found in the formation 
of carbon monoxide. It is, therefore, to be 
expected that а globule will be formed by 
such expansion on the end of the electrode. 
Typical electrode globules developed in this 
manner by various lengths of arc during the 
welding process are shown in fig. 1. At the 
right, globule developed with a very short 
arc; in the middle, with а moderate length 
of arc; and at the left, with a very long arc: 
3/16-in. electrodes were used, and the cur- 
rent in each case was 100 amps. Each 
globule contains a cavity which may be seen 


Fic. 1.—Errect or Anc LENGTH UPON SIZE OF ELECTRODE GLOBULE (MAGNIFIED). 


investigation, been given for the transmission of metal from 
an electrode to the plate. Calculation of the magnitude of 
any electrical forces that may exist during the process of 
welding indicates that they are negligible. and may, therefore, 
be eliminated as possible causes of the action. This view 
is further substantiated Һу the fact that satisfactory welding 
may ће performed with А.С. or with current flowing in either 
direction. 

Since the melting points and other thermal constants of 
the elements and their compounds found in steel electrodes 
vary widely and their chemical affinities аге quite different, 


clearly during weldmg on the ground glass 
of a camera, and is also present in the cold 
contracted globules shown in the figure. In 
the smaller globules the cavities are usually 
open and resemble small drill holes, while 
in the larger globules they are usually closed and surrounded 
by a thin skin of metal. 

An electrode globule maintained in continuous contact with 
the plate to prevent the formation of a glaring arc and heated 
bv a heavy current, may be seen under magnification on 
ground glass to expand and blow out minute particles at high 
velocity from the thinnest side walls, a contraction of the 
globule occurring after each expulsion of particles: the latter 
appear to originate in the inner electrode surface of the 
clobule. If the globule is suddenly detached and the are 
interrupted at the same instant in ordinary long-arc welding, 
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the inner electrode surface of the globule presents the ap- 
pearance shown in fig. 2. The pitted surface suggests irregu- 
lar fusion, due to different temperatures of fusion, vaporisa- 
tion, and chemical combination of the ingredients under the 
influence of rapid changes in temperature. 

Owing to the complex structure of the electrode, it is not 
easy to deterinine the exact nature of the vapour content 
of the globule. That the vapour consists, partly at least, of 
carbon monoxide gas, is suggested by the fact that globules 
do not form in general when the end of the electrode is 
heated in a deoxidising atinosphere; it is also impossible to 
weld in a reducing atmosphere with an electrode containing 
no carbon. In welding under water, bubbles of gas rise 
continuously to the surface and burn, indicating the possible 
dissociation of the water with the absorption of oxygen by 
the electrode, and the rejection of hydrogen to the surface of 
the water. When a globule is maintained for several minutes 
at high temperature in contact with a plate in air, all ex- 
pulsion of particles ceases, from which it is inferred that all 
the vapour-forming constituents of the globule have by that 
time burnt out. 

If the electrode while welding is suddenly swept across 
an adjacent flat insulated surface, small spots of metal are 
found on the surface at regular intervals over the surface 
traversed by the hot electrode. (A magnified view of one of 
the spots is shown in fig. 3.) The same effect was observed 
by holding an incandescent electrode—just removed from 
ordinary welding—over the rim of a revolving iron wheel. 
It was determined in this way that the average frequency of 
projection was 50 per second. The duration of such projection 
was approximately one-fifth of a second, the projection ter- 
minating with the cooling of the electrode. 

It would appear from the observed facts that the inetal 
deposited during metallic arc welding is transmitted, in part 
at least, in the form of minute particles which are projected 
from the electrode globule by the internal expansion of some 
vapour, possibly carbon monoxide. The expelled particles 
pass through the arc too rapidly to become vaporised, and 
reach the plate in a fluid state. If the expelled particles strike 
solid metal, they either ricochet along the surface—which 
explains the accumulation of iron dust in the welding room— 


the sides of the electrode globule. It should also be noted 
that since iron oxide (rust) has a higher melting point than 
steel, rust should not be removed from electrodes, and that 
rusty electrodes will usually work better than bright, clean 
ones. In many cases the outside layer of bare electrodes 
may be changed by drawing and heat treatment so that it 
has a higher melting point than the interior. The ideal 
electrode would have a high melting-point shell—tungsten, 
for example—surrounding а lower melting-point interior con- 
taining sufticient vapour-forming constituents to eject metal 
constantly when heated. 

Fig. 4 shows the magnified dust which accumulates round 
the work during the process of metallic arc welding, and, 
the author of the paper, Mr. Hudson, states that he has found 
that a weld made in a reducing flame is more ductile, and 
reveals less formation of nitride; in conclusion, һе suggests 
certain promising subjects for further study. 


REVIEWS. 


Electric Oscillations and Electric Waves. With application 
to Radiotelegraphy and incidental application to Telephony 
and Optics. By Grorce W. Pierce, Ph.D., Professor of 
Physics in Harvard University. 517 pp.+ix. London: 
Hill Publishing Co., Ltd. Price 30s. net. 


In this volume the author, who is well known to readers 
in this country as the writer of '' Principles of Wireless ‘Tele- 
graphy,” divides his subject into two books, Book I being 
devoted to electrical oscillations, and Book II to electric waves. 
Hints are given as to the sequence in which the books and 
chapters should be read according as the student is interested 
in optics or in radiotelegraphy. 

In Book I, which occupies 17 chapters, Dr. Pierce discusses 
fundamental laws and equations, geometry of complex quan- 
tities, circuits having resistance, inductance and capacity, elec- 
trical resonance, free oscillations in inductively-coupled circuits, 
&c., and Book II, which consists of 9 chapters, includes 


Hig. 2.—SuRFACE ov ELECTRODE ON Fia. 3.—Nucgus ОЕ METAL PROJECTED 
E ELECTRODE SIDE OF GLOBULE. ON COLD PLATE FROM INCANDESCENT GLOBULE. 


or flatten out without fusion, the most common cause of 
poor welds. If the particles strike a fluid metal, they pene- 
oe the fluid and solidify with the molten surface of the 
plate. 

The best welding is obtained with the shortest arc, and 
fig. 1 shows that the size of the electrode globule increases 
with the length of the arc, the best welding being obtained 
with the smallest globule. A small globule implies greater 
concentration of projected particles in the direction. of the 
opposite fluid spot. In downward welding a large globule 
becomes elongated by gravity, the lower part of the hollow 
globule becomes thickened by downward flowing metal, the 
side walls become stretched and thinned, and particles are 
projected wastefully through the side walls at right angles 
to the arc. The globule as a whole frequently breaks away 
from the electrode and drops without fusion on the plate. 
Electrode ends rejected by a welder and presenting the 
appearance shown in fig. 1 constitute substantial evidence of 
ineffective long-arc welding. In upward welding a large 
globule tends to fall to one side or the other by gravity and 
prevents the efficient projection of metal. 

Any material which serves to increase the melting point 
of the surface of an electrode must, in accordance with the 
stated theory, improve the conditions under which particles 
are projected from the electrode globule. The cup-shaped 
surface formed at the end of such an electrode will reduce 
the amount of indirect projection of particles to a minimum, 
and the increased stability of the are will reduce the ditt- 
cultv of manipulation of the electrode, since the length of 
arc may be varied over a greater range without interruption. 
It would appear that most of the coatings suggested for 
electrodes perform the function of cooling the surface of the 
electrode Һу vaporisation, and in some instances, owing to 
the rapidity of the action, remain in a fluid condition about 


Fia. 4.—WELDiNG Dust. 


Maxwell's equations, energy of the electromagnetic field, 
reflections of plane waves from a perfect conductor, waves in 
an imperfectly conducting medium, and theoretical investiga- 
tions of the radiation characteristics of an antenna. 

At the outset, Kelvin's equations for the discharge of u 
Leyden jar are dealt with rather fully in order that the 
student may trace the successive steps in. the solution of the 
differential equations involving current and quantity, and 
these are further discussed in the appendix, where the proof 
is given that the sum of two or more solutions of a homo- 
geneous linear differential equation is also a solution. 

In the multiplication and division of complex quantities the 


advantage of using the exponential form rei? in prefer- 
ence to the more tedious algebraic multiplications 1s illustrated 
in a few well-chosen examples. 

In the succeeding chapters of the first book the advanced 
student of wireless telegraphy is furnished with mathematical 
investigations which are mainly concerned with coupling 
wave lengths and periodicities. The chapter on amplitude and 
mean square current is interesting, inasmuch as the author, 
in his investigation of the value of the current in the secon- 
dary circuit of a coupled system, departs at a certain point 
from the method followed by Drude, who appears to have 
overlooked the fact that the constant in a given expression 
for the value of i., is a function of the time, an oversight 
which has resulted in the consequent error being repeated 
in much of the literature on the subject. 

The chapter (Chapter XI) in which the coupled system 
has a sinusoidal electromotive force impressed on one of its 
members is an excellent exposition of forced oscillations, not 
the least interesting part of which is the determination of 
the condition for the transfer of power to the secondary 
circuit at maxtinim efficiency. ' 

In Chapter XVII the author deals with waves on wires in 
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a steady state, and formule are established for the attenuation 
constant, surge impedance, reflection coeflicient, &c. 

Book П opens with a chapter on electrostatics and magneto- 
statics, which the author treats vectorially. It is observed that 
a departure is made from the usual nomenclature of certain 
of the quantities usually met with in this branch of the 
subject, c.g., the older terms specific inductive capacity 
or ''dielectric constant " become “ inductivity,“ and the 
charge at a point is termed the * intrinsic charge," which is 
defined, neatly, we think, as ** a charge whose time derivative 
within a region gives the ordinary electric current flowing into 
the region.” 

The chapters on Maxwell's equations, the energy of fhe 
electromagnetic field, and the following chapters on wave 
equations aud reflections are of interest not only to the 
electrical reader, but equally so to the student of optics. 

In his final chapter, Dr. Pierce investigates theoretically 
the radiation characteristics. of ап antenna, and takes the 
opportunity of correcting certain errors which appe red in 
the original publication in the proceedings of the American 
Academy of Arts and Sciences. Here the student in “ wire- 
less is furnished with a full mathematical investigation 
into everything connected with the radiation of an “ aerial.’ 
No intermediate steps are left for tlie reader to puzzle over, 
the successive stages in the various integrations being com- 
pletely worked out. 

The volume concludes with an appendix giving the complete 
mathematical proofs of various differential equations intro- 
duced throughout the work. 

The work, on the whole, is one which the student of wireless 
telegraphy, who desires to obtain a thorough grounding in 
the principles of that subject, cannot afford to dispense with.— 


A. F. 


— 


Selected Studies in Elementary Physics. A hand-book for 
the wireless student and amateur. Ву E. BLAKE, 
A. M. I. E. E. Рр. 176; 43 figs. London: The Wireless 
Press, Ltd. Price әз. net. 


This littie book is intended for radiotelegraphists and others 
who may not have the time, the opportunity, or the inclina- 
tion to undertake the systematic study of physics, and who 
are consequently hindered in their study of the more advanced 
works on wireless telegraphy. 

The author certainly has a clear conception of the needs 
of the type of reader he 18 catering for, and has summed up 
those portions of physics which are absolutely essential to the 
wireless student in a score of carefully written chapters. Ile 
commences with a general survey of the subject, and after 
dealing with space and time, proceeds to a chapter on matter, 
force, and motion. Such topics as the law of inverse squares, 
harmonic motion, and wave motion are given considerable 
attention, on account of their fundamental importance in 
radiotelegraphic theory. The sections on inertia, elasticity, 
and the elementary treatment of the electromagnetic theory 
are also written in such a way as to convey correct ideas in 
appropriately siniple language. 

The second part of the book deals largely with heat and 
chemistry, and, while less coherent than the earlier sections, 
includes inany useful paragraphs, notably those on the thermo- 
chemistry of the simple cell, chemical and = electro-chemical 
equivalents, and the gas laws. 

Ав а text book of physics for the ordinary student this book 
has little to reconunend it, and its author would probably 
make no such claim for it; but for the wireless amateur and 
the wireless student for whom the practice of his craft is 
of greater moment than the theory, we can recommend Mr. 
Blake's book as giving that minimum of theoretical physics 
without which even the expert operator may sometimes find 
himself at a disadvantage. P. H. 8. K. 
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24,3094. '' Engine starters." Brolt, Ltd, and W. Holt. August 2rd. 

24,425. '' Measurement of temperature of electric cables.” E. Fawssett. 
August 23rd. 

24.433. “Lighting and starting: set for motor vehicles.” D. S. С, 
Macaskie. August. 23rd. 

24,998. “Amplifying systems for electri currents". British Thomson- 


Houston Co. (General Electric Cod and General Electric Co. August 23rd. 


24,443. Engine starting and ignition apparatus," J. K. Delano, August 
23rd. (United States, August rd, 1918. 

24.144. Starting apparatus for aeroplane engines," J. K. Delano, August 
23rd. (United States, August 3rd. 191%.) 
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Electric Co.) and Genéral Electric Co. August. 25th. 
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Calvert. August 25th. 
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Liectrie Devices, Ltd. August. 26th. | 
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О. Smalley. August 25th, 
234,097. “ Containers of electric accumulator cells.” 
Tudor. August 25th. (Belgium, September 27th, 1919.) 
254,701. ** Mayneto-electric generators lor internal combustion engines," C. 
Godfree. August 25th. 
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24,741. Electric. vehicles." A. C. Nobbs. August 26th. 

24,744. “ Sparking plugs. A. Watkins, August 26th. 

24.751. Electric window, &c., cleaning device." J. W. Bradley. August 
26th. 

24.757 1/5. Electrical. systenis of automatic sub-stations.“ Metropolitan- 


Vickers. Electrical Со. and Westinghouse Electric & Manufacturing Co. (West- 
inghouse Electric & Manufacturing Co.). August 26th. 

24,773. Means for regulating alternating currents.“ Igranic. Electric Co. 
and Cutler-Hammor Manufacturing Co. (Cutler-Hammer Manufacturing Co.). 
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mer Manufacturing Со, and [pranic Electric Co. August 26th. 


24.775. Feeding and rotating means for electrodes," H. H. Thompson. 
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24.777. Electric heating." Р. M. R. Salles. August 28th. (France, 
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24,793. '* Electrical beating appliances," A. Warne. August 26th. 

24,20. '! Electrically-heated. cooking utensils.” B. €. Jos ph and N. C. 
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“ Electric theft-prevention device for motor cars." F. W. T. 
August. 27th. 
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thory and Siemens Bros. & Co. August 27th. 
24,835. “ Electric discharge lamps." H. Filippo and D. Lely and Naam- 
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24,836. '' Electric arc-welding systems.“ Wilson, Welder & Metals Со. 
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24.837. Electric rheostats."" Wilson, Welder & Metals Co. August 27th. 
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S. B. Regulating means for electric generating sts.’ 
gineering Co. April 6th, 1918. (135,386.) 


Eccles and 


, 


Domestic En- 


10. 85 5. Electric radiators.” J. R. Quain. Мау Ist, 1919. (149,044) 

10.939. „ Electrically-heated smoothing irons." E. Delille. September 25th, 
1918. (133,018.) 

10,986. Transformation of polyphase currents particularly for use in electric 
furnaces.” J. Bibby. May 2nd, 1919. (149,049.) 

11,099. “ Letter combination electric switch for the protection against steal- 


ing of motor vehicles while left standing." W. Mason and J. Richardson. 
May 3rd, 1919. (Cognate application, 16,6858/19.)  (149,057.) 

11,140. '' Apparatus for mine signalling and like purposes," J. R. L. 
Allott and F. Dean. May Sth, 1919. (149,059.) 


11,327. Wireless telegraphy.” H. J. Round and G. M. Wright. Мау 
6th, 1919. (149,076.) 

11,578. “ Construction of thermionic valves." S. R. Mullard. May 8th, 
1919. (149.006.) 

18.809. Dynamo electric machines." L. H. R. de Paemelaire. September 
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which followed the Russo-Japanese war. 
remainder of that year the downward tendency of busi- 


THE SITUATION IN JAPAN. 


WHEN the World War began in 1914 Japan was 
encing strong reaction“ 


experi- 
from the economic activity 
During the 


ness became accentuated, but early in 1915 there was a 
sudden and strong revival, and the large munitions 
orders from Europe and the disappearance of German 
and other European goods from markets in India, Java, 
China, and other countries in. the Far East, created a 
strong demand for Japanese manufactures. This er- 
tended over several years, but with the signing of ihe 


Armistice in November, 1918, there began a period of 


deep depression and gloomy foreboding, for another 
twelve or eighteen months of hostilities had been ex- 
pected. Orders were cancelled partly due to the falling 
off of war needs, but chiefly owing to the prospect of 
South Africa and Australia receiving renewed ship- 
ments of British and other European goods.. ; 

Electrical readers do not need to be reminded that 
Japan availed herself of the trading opportunities 
created by the war. Nobody will take exception to 
that enterprising action; it was the most reasonable 
thing for a rising manufacturing people to do, and 
temporarily it was very useful to the rest of the. world. 

Some Japanese manufacturers and merchants, how- 
ever, in their anxiety to make hay while the sun shone 
and to accumulate big profits rapidly, placed goods of 
very inferior quality on denuded markets. We heard 
a good deal of this in the electrical field for some time. 
This imprudent policy (says Mr. Hugh Horne, Commer- 
cial Secretary to H.M. Embassy in Tokyo, in his report 
on the Commercial, Industrial апа Financial Situation 
of Japan in 1914-1919)* was largely responsible for the 
numerous post-armistice cancellations, and has aggra- 
vated the difficulty of consolidating positions in such 
countries as India and Java. In other words, a reputa- 
tion for inferior quality is not easily lived down. 

Prior to the war it used to be considered that the cost 
of labour in Japan was very low indeed, placing her 
industries, as they might develop, in an exceptionally 
favourable position in respect of export prices. But the 
war, which brought great prosperity, altered the atti- 
tude of the workers, who were not slow to realise that 
they had not received з fair share of the results of 
their labour. They are beginning to feel their 
strength.“ Before the war there was, properly speak- 
ing, no labour problem in Japan," but the workers 
have organised their forces, claiming advancing wages, 
shorter hours, improved conditions, а share in the 
profits, and а voice in control. We judge that they have 
not made much progress in certain of these directions. 
While the Government punishes strikes, &c., with im- 
prisonment, it intends to allow Trade Unionism and 
combined action in general to develop on natural lines; 
but Japanese Trade Unionism differs from that of the 
West, as it is limited to ‘‘ Unions operating in in- 
dividual factories, and not for any industry or employ- 
ment as a whole.“ 

Under the new legislation of the last few years а work- 
ing day of 12 hours is provided for, but faotories em- 
ploying only male operatives over 15 years of age may 
exceed this limit. The present average wages are 
stated to be over 100 per cent. in advance of pre-war 
rates, but in certain cases the rise 1s considerably 
larger. The conductors and drivers on fhe electric 
tram cars in Tokyo, for example. now receive Yen 


* H.M. Stationery Office, 9d. net. (cmd. 912). 
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60 per month, as against а pre-war wage of Yen 20. 
Though a 70 hours' week is common in Japan, 
there is a general eight hours day agitation. Mr. 
Horne says that the principle has been fairly generally 
accepted in theory, but the eight hours really constitutes 
a basis for the settlement of wages for overtime working 
conditions, and the Japanese labourer, speaking 
broadly, prefers to work long and leisurely, and re- 
quires little time for rest, food and recreation. Em- 
ployers find that the eight hours system is acceptable, 
because they can reduce their wages bill when work is 
slack, and the employés favour it because they can claim 
the same wages for an eight hour day as they formerly 
received for 10 or 12 hours. The increase in efficiency 
- required to off-set a shorter working day, when the 
‚ eight hours day is accepted in practice, is one of the 
chief problems of Capital. 

The handling of machinery in Japan is stated to leave 
much to be desired, and labour-saving devices are at 
present comparatively little used. Taking all the cir- 
cumstances into account, it is open to doubt whether the 
actual cost of production of competitive goods is to-day 
lower in Japan than in England. In any case, says Mr. 
Horne, ‘‘ the difference in favour of Japan is not enough 
to justify the alarmist views which find wide expression 
in Great Britain and her Colon ies.“ 

Fear of a future shortage of coal for industrial риг- 
poses led to а great deal of attention being directed to 
hydro-electric enterprises during last year. Numerous 
companies have been formed for the utilisation of water 
rights. Between 1908 and 1918 the number of com- 
panies interested in hydro-electric development increased 
from 262 to 852, and the н.р. developed advanced from 
110,000 to 1,002,000, but at the end of 1918 schemes for 
a further 2,000,000 H.P. were in process of actual 
development, while it was also calculated that 5,000,000 
additional H.P. could be developed economically in areas 
not then leased for hydro-electric operations. A survey 
scheme has been instituted by the Japanese Government 
under which an examination of the country's resources 
for the five years 1918-1922 is being made. 

During the war, copper, antimony, tungsten, and 
graphite were among the goods shipped in large quan- 
tities to the Allies, aud there were big increases in porce- 
lain, glassware, enamelware, electrical goods, and other 
lines. We note that Mr. Horne does not include elec- 
trical goods among those most likely to retain their war- 
, time position. Last year the total exports of all goods 
increased slightly in value, but quantity decreased owing 
to economic causes, one of which was the renewal of 
European competition. There was a large increase in 
exports to China. 

In general export trade, metals and metal manu- 
factures show a strong tendency to fall away. "The 
exports of insulated electric wire should be quoted us 
showing the great advance made in two years and almost 
maintained up to the end of last year :— 


Quantity. Value. 

Kin. Yen. 
1916... evo өөө 1,552,868 1,125,632 
1917... өөө T 8,151.158 8,118,915 
` 1918... T" өөө 9,596,794 8,324,333 
1919... өөө өөө 9,370,767 8,411,700 


Electrical machinery and textile machinery are going 
out of Japan in increasing quantities; the electrical goes 
chiefly to China and the Kwantung Province (through 
Dairen), which between them took over 60 per cent. of 
the shipments. 

So far as import trade is concerned, British machinery 
is as much in demand as ever in Japan, but so long as 
there is difficulty in our giving satisfactory delivery, and 
high prices continue, the buyer is being driven into the 
American market. The needs of Japan are being closely 
attended to by American manufacturers, who are deter- 
mined to spare no effort to retain their hold. The 
heaviest items in the list of imported machinery during 
the last three years include steam boilers, dvnamos, 
electric motors, transformers, gas compressors, pneu- 
matic tools, metal and wood working machinery, &c. 

“Given a model on which to work," says Mr, Horne, 


Japanese local production, especially of electrical ma- 
chinery, is now of satisfactory quality, and several con- 
cerns have made agreements with British and American 
concerns whereby the latter allow their. patents to be 
worked in Japan against payment of royalty. The 
American General Electric Co. has considerable interests 
in two large concerns in which its models are pro- 
duced for the local market. Japanese engineers have 
been securing training and instruction in America, the 
trade-getting value of which to the States is obvious. 
„Japanese electrical practice," we read, has always 
followed Ainerica and Germany, and mining engineering 
America." Where do we come in? That question will 


no doubt receive attention from British manufacturers 


a3 they read this British report. 

So far as methods of trading are concerned, our firms 
are advised that, in the absence of direct representation, 
where big or complicated business is handled, by far 
the most satisfactory course is.to function through the 
medium of the established British firms in Japan, be- 
cause their experience of local conditions enables 


them to avoid many difficulties which might otherwise 


occur. Co-operative selling is recommended, but Corn- 
mercial Secretary Horne reiterates his warning of the 
danger that high prices and delayed deliveries handicap 
us in re-establishing markets for British goods. Не 
points emphatically to the growing danger that sorne 
fields in which we were formerly paramount may pass 
into American and other hands. There is a general im- 
pression that full efforts are not being made to retain 
and maintain the pre-war position. The British re- 
putation for quality and square deals is as high as ever, 
but cost and delivery are naturally very strong factors of 
decision when important contracts have to be placed.“ 

The report before us does not contain mention of the 
branch activities of British electrical manufacturing in- 
terests which we understood to be on foot. Possibly more 
may be said regarding these when Mr. Horne again deals 
with the situation. It is very important that we should 
be alert, for considerable railway electrification schemes 
ure in contemplation as part of the Imperial Government 
railway system, including the Kobe-Osaka-Kvoto section 
and the Yokohama-Kozu section ; large business interests 
have organised a scheme for a high-speed electric rail- 
way between Tokyo and Osaka; and a further private 
enterprise is for the construction of underground rail- 
ways In Tokyo. 

Such reports as that to which we have made reference 
in the foregoing give rise to greater impatience than 
ever with the shortsightedness and folly which charac- 
terise our home industrial situation. It is deplorable 
that when there is such urgency for our getting into our 
stride in foreign markets, so full of opportunity for 
enterprise, we should be consumed with our own indus- 
trial differences. What a boon to British industry it 
would be, and what a guarantee of future full employ- 
ment for hundreds of thousands of British workers, if 
we could induce a ship-load oi agitators to study the 
needs of the world, and to understand the urgency for 
strony and united British action in whole-hearted pro- 
duction. We need to lift our eyes beyond the immediate 
details of life at home for u time, and look afield —bevond 
Russia. Reasonable rest in place of incessant industrial 
unrest, would promote such stability that future security 
and prosperity would be assured. 

Is it too much to urge the Government and manufac- 
turing interests, too, to do something to bring home to 
the understanding of the millions of workers of Britain 
the advice of the expert trade observers which is con- 
tained in the recently-issued reports to the Department 
of Overseas Trade? Through the trade Press we are 
enabled to carry their facts and conclusions to in- 
dividual trades, but even à wider and fuller propaganda 
should be made. It is true that these reports are pre- 
pared chiefly for the manufacturer and the trader with 
whom lies the exercise of commercial initiative, but 
they vitally concern the bread-getting of the worker, 
his wife and children, and his children’s children, and 
he ought to know what they contain. 
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THE article contributed to this issue by 
Mr. C. H. Wordingham (Chairman of the 
I.E.E. Wiring Rules Committee) deals 
with a subject which at this time is of 
exceptional importance not only to electricity supply 
authorities, but also to manufacturers and contractors. 
We appear to be approaching an epoch in the history of the 
utilisation of electrical energy—an epoch that was clearly 
indicated in Mr. Gillin’s masterly paper before the I.M.E.A., 
and has been foreseen for some years by engineers who have 
investigated the conditions which will probably obtain in 
electricity supply at no distant date. The public is learnir.g 
‘to appreciate the unique advantages of employing electricity 
fur every possible purpose in the home, the office, the shop 
and the factory, and is developing a constantly-increasing 
appetite for electrical energy. How shall that appetite be 
satisfied ? 

If, and when, the use of electricity is fally develuped, the 
demand will be so immense that the employment of dis- 
tributing mains on the lines of present practice will become 
commercially impracticable. Electricity will have to be 
distributed at pressures much higher than the present limit 
of 250 volte, and the question arises: What system shall 
tuke the place of that which has become standard practice 
in all large towns ? 

Various alternatives have been put forward, such as the 
multiplication of transformers in street- boxes at almogt 
every street corner, the short low-pressure distributing 
mains being fed at the present voltages and the transformers 
from high-pressure distributing mains: ог the substitution 
of a complete high-pressure distributing network, with 
transformers on consumers’ premises ; or the adoption of a 
higher pressure for distribution directly to consumers’ 
installations. Only in the last-named case can the continued 
use of direct current be cx nsidered, and even in that case it 
offers no appreciable advantage over alternating current, 
while its drawbacks are patent. We may take it, therefore, 
that the use of alternating current will ultimately becoine 
universal. 

With regard to the raising of the supply pressure, the 
arguments against this proposal appear to us to be over- 
whelming. Even at 220 volts, the lamps available, or 
likely to be available, are neither so efficient nor so robust 
as those made for lower voltages, and the range of cand:e- 
powers for which they can be made is limited, especially in 
the cage of the gas-filled type. The stress on the insulation 
of the wiring and fittings is quite high enough at 220 volt», 
and the construction of switches and fuses for that voltege 
is materially more costly and difficalt than for 110 or 50 
volte. Moreover, the risk of accident would be very 
seriously aggravated by any increase in the voltage of supply. 
We do not agree that there is any appreciable risk to the 
person at the voltages customarily employed in domestic 
applications ; it is true that. fatal accidents have occurred 
with both А.С. and D.C. at 200-250 volte in houses, but 
they have been almost, wholly confined to the bath-room, to 
the special conditions in which we have repeatedly drawn 
attention, and we cannot call to mind, during the whole 
period of use of pressures above 100 volts, more than one, or 
at the most two, cases of fatal shock in living rooms. The 
risk to life in houses at present voltages is, in our opinion, 
во remote ав to be abeolutely negligible ; but if the voltage 
were increased, this immunity from accident would quickly 
disappear. 
The second alternative, which is advocated by Mr. 
Wordingham, does not commend itself to us so much «s 
the first. The experience gained with the house trans- 
formers ao generally adopted in the early days is, it is true, 
of little weight, in view of the vast improvements in 
technique that have .been made, but the initial cost would 
‘be enormous, the waste of energy in myriads of small trans- 
formers deplorable, and the risk of accident due to carrying 
3,000 or 5,000 volta into a private house, despite all pre- 
cautions, a grave objection. We prefer the multiplication 
of street transformers, which would involve the minimum 
disturbance of distributors, would retain the transformers 
under the control of the supply authority, and, owing to the 
shortness of the distributors, would minimise the need for 
increasing their cross-sections. 


Distribution 
Pressures and 
Wiring Rules. 


Ав for the interior wiring of buildings, we have long felt 
that, with due respect to the admirable Rules of the Institu- 
tion of Electrical Engineers, the matter has been overdone. 
The Rules were introduced at a time when the multiplicity 
(and, we regret to add, in many cases the fatuity) of different 
codes rendered the promulgation of a single standard set of 
Rules acceptable to all parties a real blessing. Thanks to 
those Rules, the incoherent maes of contradictory and petti- 
fogging regulations has been swept away. But the Augean 
task has only been accomplished, apparently, by constantly 
raising the standard—to a final pitch approaching absurdity. 
No experienced engineer can deny that thousands of installa- 
tions which defy the Rules in almost every particular have 
given satisfaction over long periods of years, and are giving 
satisfaction to this day: It is a plain fact that our standard 
of wiring is far in excess of reasonable requirements ; there 
are exceptional cases, we grant, but let them be treated as 
such—and let the ordinary household be wired more in 
accordance with common sense and less in accordance with 
idealistic standards. | | 


THANKS to the action of the Electrical 
Trades Union, the area of the dispute 
which led to а lock-out of electriciang by 
the Employers' Federations has been 
widened ; the E.T.U. has given notice to withdraw its 
members from work in electricity supply stations, in the 
hope of shutting down electric light and power, traction, 
&c., throughout the whole country. 

This means that in order to bring pressure to besr upon 
the Employers’ Federations, the Electrical Trides Union 
has declared war on the general public, who will be the 
real sufferers if its purpose is effected. 

Next we have the Electrical Power Engineers’ Association 
offering to take a hand in the game—a move which we 
regard with amazement and regret. Bound by an alleged 
agreement with the E. T. U., the E. P. E. A. declares that it 
must take sides against the employers, regardless of the 
merits of the queslion in dispute. That a body of techni: al 
staff employés, trained to use their brains, and hitberto 
regarded as good cit zens, should commit itself to such a 


The Electrical 
Lock-out and 
Strike. 


. compact is incredible; we simply refuse to believe it. 


But the leaders of the E. P. E. A., nevertheless, appear to 

have innocently blundered into a trap of this sort, «nd thus 
a very serious situation has aris:n—fraught with grave 
cousequences either to the public welfare or to the Executive 
Council of the E.P.E.A. We do not suggest that the 
Executive harbours any intention of sharing in the political 
manœuvres to which the E. T. U. Executive is addicte], any 
more than the members of the As-ociution ; but the fact is 
that the E. T.U. has been too astute for the E.P.E.A., and 
has put the latter in its pocket like a tame monkey, with 
the result that the Association is being jockeyed into a 
“ direct-action " strike. Do the members realise what they 
are in for ? 
. Let us see what the quarrel is about. It is constantly 
alleged by the lay Press, with most mischievous effect, that 
the dispute is about the appointment of a foreman at 
Penistone. It is nothing of the sort. 'The question at 
issue is an old one, which was fought out in 1897, but has 
been resurrected by the E.T.U.— namely, shall engineering. 
employers retain the right to manage their business, or shall 
they hand over control to the employés? That is the 
question in a nutshell ; and should the E. T. U. win, the 
E. P. E. A. would be its humble servants. 

To-morrow the power-station members of the E.T.U. are 
expected to stop work. The E.P.E.A. Executive has not 
called upon its members to follow suit, but it threatens to do 
so. Weconfidently appeal tothe membersof the Association to 
remember that their duty to the State takes priority of their 
duty to their Executive, and to remain at their posts. 

The question at issue is one which cannot be submitted 
to arbitration; it lies at the root of industrial organ- 
isation. The E.T.U. is out for “ the control of industry." 
The secretary, Mr. Rowan, has referred to the employers as 
* the enemy," who are to be “swamped.” We quote from 
the Electrical Trades Journal, the organ of the E.T.U. 
If the employers are swamped, the staff will have a poor 
time ; let them consider the situation and step warily. 
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ELECTRIC WELDING. 


By “ELECTRODE.” 


ELeEerrRic welding has come to the fore-front rapidly, and 
is to-day in general use for all branches of engineering, as 
by its aid, defective castings or faulty machinings can be 
rectified in the early stages of manufacture, thus preventing 
the scrapping ”” process, which was some few years ago, the 
natural sequence of error or accident. To-day, however, it 
is. possible by judicious “ welding up” of worn members to 
postpone the day of obsolescence, and it is in this connection 
that there is a tendency to be too optimistic regarding the 
prolongation of life which such a fitting may have after 
repair. 

: It is a sound principle to thoroughly examine each 
defective detail, and also to look into the history of its 


Mains. 


К. 


Fig. 1.—ARc WELDING. DIAGRAM OF CONNECTIONS. 


Bervice, bearing in mind the fact that years of duty often 
cause the metal structure to become crystalline in nature, 
especially if the metal has been exposed to the weather and 
undue strain. 

Much has been written and many are the papers that have 
been read regarding the process of electric welding, but in 
the main these have not been written for the practical man. 
It has been found as a result of long experience that the 
success of an electric welding operation lies very largely in 
the hands of the operator himself, the personal equation, 
which we so frequently omit from our calculations and 
discussions. | l 

In the early days of reconstruction, when shipbuilders 
were receiving more orders than they could undertake, it 
was found tbat we still had a great deal to learn about 
electric welding and its applications. Early experimenters 
insisted that a minimum voltage of 100 was essential with 
a corresponding current value of 100 to 200 amperes. 
To-day the voltage figure, by common consent, has been 
reduced to 60, and in some cases to 25, with corresponding 
varying current values. 

Shipbuilders were quick to note the advantages to be 
gained by welding and to appreciate the impetus which pro- 
duction would receive once а thoroughly reliable and 
approved method of electric welding was adopted, and many 
enterprising firms had to ascertain by trial which type of 
electrode and what voltage limita were required for all 
classes of work. То do this they had to rely very largely 
upon the results obtained by the welding operator, who, in 
turn, had to find by means of trial and error which particular 
set of values and type of electrode furnished a weld of 
* good hard metal. This can best be tested by chipping 
the newly deposited metal with а hammer and chisel, which 
will at once reveal the texture of the weld and also prove 
its amalgamation with the metal member. | 

Carbon Electrodes.—VFor some years practically all the 
defective castings in foundries have been rectified by 
welding, using carbon electrodes and building up the 
„blow holes" by fusion. This operation requires a heavy 
current, generally 300 amperes, depending upon the size of 
the depression to be levelled while the arc voltage necessary 
is approximately from 45 to 50. It is interesting to note that 
for this work the job to be renovated is laid on a steel table 
which is generally connected to the positive pole of the 
circuit ; this always gives better results than can be obtained 
by а reversal of polarity. The carbon electrodes for 


average foundry practice are j in. in diameter, and 14 in. 
long, and the rate of consumption with 300 amperes is 
about 2 in. per hour. | j 

Metallic Electrodes.—These have come into marked 
prominence more recently for all classes of welding repairs, 
especially for fine metal seams. The voltage required by 
the arc is 25 to 85 for fine electrodes (uncoated) ranging to 
60 for the larger-diameter electrodes which are coated with 
a heat insulating covering consisting chiefly of asbestos, 
which thus preventa radiation from the electrode and 
mainteins the temperature gradient. The size of electrode 
to be used must be determined by the size of repair to be 
effected ; this applies to all welding operations. 

As a useful guide for general practice, it should be noted 
that coated electrodes require a higher arc voltage pro- 
portional to the thickness of the covering while at the same 
time а reduction in the current density should be made in 
order that the correct welding heat may be maintained. In 
tramway and railway track repeirs, special electrodes of 
12 per cent. manganese steel are usually employed for 
levelling up the rail corrugations or curves, and to fill up 
the worn edges of points and cross-overs. These latter 
being of manganese steel, it is imperative that the metal to 
be deposited should closely approximate to that of the rail 
under repair, hence the adoption of the manganese steel 
electrode. For such operations as this 60/80 volta with a 
current of 150/300 amperes has been found quite satis- 
factory. Immediately upon completion of the weld, the 
welded area should be “swabbed” with water to chill it, 
thus ensuring a hard impervious metal skin. 

Slag-covered electrodes are used largely where it is 
essential that the welded area should be perfectly free from 
any blow holes, and where maximum penetration of the 


SECONDARY VOLTS. 
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Fig. 2.—CHARACTEBISTIC LOAD CURVE, 


metal is required. Owing to the slag covering, a com- 
paratively high voltage is required, say, from 80 to 90. 
The slag floats on the top, thus sealing the weld as it 
progresses, and when finished and cool the slag can be 
easily chipped off, leaving a clean surface. | 

Mild steel rods of 8 8.w.G. are becoming increasingly 
popular for steel plate and bulkhead work in ship repaire. 
When these are coated with a flux which sometimes consiste 
of graphite and china clay, the. metal runs quite freely. 
For this size of electrode a current value of 120 amperes, 
with an arc voltage of 30, is now customary for average 
welding work. i | 

For each size of electrode there is a certain current value, 
and this sbould be determined and adhered to, as excessive 
current only results in the welding metal being blown away 
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from the end of the rod instead of being quietly and 
smoothly deposited on the work in hand. 

Welding Plant Equipment.—The plant required for arc 
welding is of a simple design, and requires very little 
skjlled ‘attention during operation and maintenance. It 
consista of a motor-generator set, the motor being wound for 
the requisite supply voltage, and the generator capable of 
giving a voltage range between, say, 30 and 100. The 
generator should, preferably, be of the reverse compound- 
wound type ; that is, with the series turns arranged to 
oppose the shunt excitation, thus allowing the voltage to drop 
at the arc, reducing the heavy current peak when striking 
the arc. This ра when of а portable nature, 
becomes very useful, and can be transferred to any part of 
the factory, and brought near to the work to be 
ee minimising the voltage drop in the electrode 

This * drop" should not exceed five volts when fine elec- 
trodes and low arc voltages are being used. It is necessary to 
include in series with the arc, a steadying or ballast resist- 
ance to prevent a “dead short" across the generator 
armature when the arc is struck. This resistance should 
be of ample capacity, and should, preferably, consist of 
grids admitting of free ventilation. If the generator equip- 
ment is fitted in a permanent situation the steadying 
resistance can be sub-divided and connected to S. P. 
switches to permit of current adjustment, as shown in fig. 1. 
When the welding set is portable this resistance adjustment 
can best be effected by fitting to the cable a clamp or clip,. 
which can be withdrawn, or re-inserted, in any grid at will. 
The set requires no special design, but the generator should 
be capable of withstanding the racking loads, as these may 
vary from zero to 50 per cent. overload in a few seconds as 
the arc is struck. Where the welding has to be carried out. 
remote from the welding plant, it is better to arrange for 
the generator field to be cumulatively wound, so that on 
oad the series windings assist the shunt excitation and 
maintain the voltage at the are. 

The size of the welding equipment must be decided upon 
according to local conditions, but in practice it has been 
found, as the result of prolonged observations, that 5-Kw. per 
welder is sufficient for average conditions, At one time it 
was considered to be more efficient to lay down a large 
welding plant sufficient to keep 30 or more welders working, 
but in practice it has been found that much better results 
and a steadier welding voltage can be obtained by installing 
a motor-generator set sufficient for two or three welders. 
This keeps the plant within the limits of portability. 

А.С. versus D.C.—Electric welding by means of alter- 
nating current possesses several advantages over the use of 
direct current, the chief claim put forward being that 
deeper penetration is possible by using A.C., and also that 
when reactance coils are , installed a dead short“ across 
the welding electrodes produces no serious effect. Perhaps 
ita greatest use and advantage is seen in the application of 
alternating current for the cutting of metals, and to-day it 
is possible to cut mild steel plates 4 in. in thickness with a 
current of 250/300 amperes quite easily, and in a very clean 
manner. For overhead work on ships’ beams and bulk- 
heads, А.С. has given satisfactory resulta, 

On the other hand, it is contended (and, in the writer’s 
opinion, justly so) that safety first should be the 
primary consideration, and that А.С. is more dangerous to 
use. It is quoted, as an instance, that a shock of 50 volts 
A. C., if received under damp conditions by а welder, would 
be sufficient tó disturb his balance, and if he was employed 
on staging work such a shock might be accompanied by 
serious results. 

At one time it was found that cast-iron could only be 

satisfactorily welded by means of an alternating current, апа 
this was a strong point in ite favour, in view cf the large 
number of castinga which fracture in service. Satisfactory 
cast-iron Welds are now possible by experienced welders on 
the D.C. system, and the point is evidently one which has 
been solved by experience. 
Fig. 2 gives resulte of the characteristic regulation of a 
small transformer designed for welding with its primary 
arranged for 400 volts. This transformer was specially 
m" to withstand complete short-circuit on the xii 
side. Ў 


DISTRIBUTION PRESSURES FOR DOMESTIC 
-~ SUPPLY AND THE CHEAPENING 
OF HOUSE WIRING. 


Br C. Н. WORDINGHAM, M.Inst.C.E. 


IN the course of а discussion on mains at the recent 
I.M.E.A. Convention the writer ventured to refer to 
the pressure at which the supply to domestic consumers 
should be given. Since the time then at his disposal 
was altogether insufficient to enable him even to outline 
what was in his mind, it may be well to call attention 
in these columns fo some of the considerations affecting 
this question. 

However desirable a cheap and abundant supply“ 
of electrical energy may be, and however successful H.M. 
Commissioners may be in securing such a supply to 
authorised distributors in the form of untransformed 
high-pressure energy, it will not help the domestio con- 
sumer much if the distribution costs which have neces- 
sarily to be added in his case be heavy, and the cost 
of the installation in his house be prohibitive or the 
restrictions on his use of the supply vexatious. 

Let us recognise the situatian clearly: Either we do 
or do not believe that electrical appliances have such 
merit that they are desired by the man in the street, 
and that it is for the general well-being that they should 
be brought within his reach. In other words, is there 
a real practical need for electric cooking ranges, wash- 
ing machines, vacuum cleaners, flat irons, curling 
tongs, hair driers, toasters, radiators, and small motors 
in the British home? If so, can they be bought at a 
price and run for a charge which the consumer can 
afford to pay; also can they be so made that they will 
bear the wear and tear of use by unskilled hands! 

Most electrical engineers believe that the answer is 
* Yes," but many realise also the difficulties in the 
way of so supplying these appliances that the condi- 
tions as to cost and reliability can be met. How many 
central-station engineers to-day could honestly say that 
if all their consumers to-morrow applied for а 3 or 4- 
kilowatt cooking range they would welcome the applica- 
tions? Could they supply them from their existing dis- 
tributors! "Would it pay them to lay the additional 
distributors necessary with the pressure now in use? 
The fact is that up to now distribution networks in 
domestic areas have been planned for lighting and 
nothing else. If a supply for all the purposes to which, 
when cheap and abundant, electricity can be applied in 
detail is to be given, mains capable of carrying much 
more power are imperative. With pressures even of 240 
volts the cost is so heavy as to run up the price to the 
consumer considerably. It was the suggestion made 
in the Convention paper to increase these рынын 
that drew forth the writer's protest. 
` It is idle to deny, in view of experience, that, while 
for all normal individuals 220 volts direct current is 
perfectly safe, alternating current of the same pressure 
can cause, and in a nuinber of cases has caused, death. 
Would any central-station engineer commit himself in 
cold blood to the view that, knowing this risk to be 
present, he should hide its existence from the public! 
What would he think of a water engineer who knew 
that he had a stream containing tvphoid germs that 
was likely to contaminate his reservoirs and decejved 
his consumers into thinking that they need not boil 
the water they drank? For observe, in neither case is 
there any inherent need for the risk, which may .be 
completely eliminated by the use of direct current or 
а lower pressure for alternating current in the one 
case, or by diverting the contaminated stream in the 
other. What would be the feelings of an engineer who 
deliberately introduced this dangerous pressure into 
a nursery, and had a dead child brought to him as 
the victim of his wilful misrepresentation? It is no 
answer to say that there must be fatal accidents in 
connection with all modern developments, that some 
people must be killed by motors or railway trains, and 
that electricity is no worse than its neighbours, gas, 
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for example. The reason ing is false; unavoidable risks 
can be excused in this way; easily avoidable ones can- 
not. As a matter of policy, too, is it wise to say: “I 
am no worse than my neighbours," when it is easily 
possible to say: ''I stand alone on a plane above all 
competitors; if you do your work electrically you run 
no risk, if you use gas, coal, or oil, you will probably 
come to an untimely end or burn down your house ''? 


This question of shock has become of vastly increased 
importance of late because the opinion is now firmly 
held that, whatever the inherent advantages of direct 
current may be, and they are undeniably great, that 
form of current must go for general supply, because 
cheap generation involves transmission over long dis- 
tances, and the use of alternating current; we cannot 
afford to be saddled with the cost of providing and 
operating conversion plant. This means that the 
greatly extended use of electricity to which all are 
looking forward will be reulised entirely by alternating 
current; hence the importance of keeping the pressure 
down to a safe limit. 


Frankly, for econoiny, substantially higher pressures 
must be emploved than 240 volts if a large density of 
demand is to be met. This has already been recognised 
with regard to motive power, it being common practice 
to supply large consumers at a pressure of 6,600 volts 
or even higher. Probably in future large schemes the 
transmission pressure will be transformed to 10,000 or 
11,000 volts for primary distribution, and this pressure 
will be the ordinary one for supply to large power users. 
For distribution for domestic purposes 2,000 or 3,000 
volts would seem the most suitable. These are easily 
manageable pressures, and either would lend itself to 
efficient distribution. This leads us back to '' house- 
to-house distribution, which тапу had thought gone 
for ever, but with the large house loads to be antici- 
pated it will probably be found to be justified in a 
slightly modified form. No doubt only very large pre- 
mises would have their own transformers; the usual 
practice would be to group several houses together and 
in some cases a whole street. With such a scheme it 
would be easy to use a pressure of only 100 volts or 
even 50 volts on а consumer's own wiring. In this 
way all danger of shock would be eliminated, and it 
would be possible greatly to simplify and cheapen the 
wiring. | 

The cost of wiring has always been a thorn in the 
side of the central-station envineer—now it has be- 
come a veritable buyonet. The serious handicap under 
which electrical appliances labour from this cause has 
long been recognised, and numerous have been the at- 
tempts to mitigate it; hire-purchase arrangements— 
sometimes without the purchase, and then misnamed 
„ free —special kinds of cable, special systems of wir- 
ing, and so on, but the difficulty still presents itself, 
and is now aggravated by the high cost of material and 
labour. It is to be feared that existing standard Rules 
cannot be held blameless in the matter; they have been 
framed mainly with the laudable object in view of 
securing the very highest class of work and the com- 
plete elimination of the remotest fire risk and of the 
risk of shock such as is present with the higher low 
pressures. There has been subconsciously present in 
the minds of the framers (and let it be said frankly that 
the writer has been one of these continuouslv since the 
early 'ninet ies of last century) the case of the country 
mansion, large palatial offices, and fine publie. build- 
ings. So long as publie supply was partial and elec- 
trical appliances chiefly for the rich or well-to-do there 
was ample excuse, if not reason, for this attitude of 
mind, but for a good many years past these conditions 
have been changed. In consequence the inapplicability 
of the one high standard to all cases has forced itself 
upon those concerned, and the result has been the more 
frequent breach than observance of the rules in à multi- 
plicitv of instances. To frame one set of regulations 
to meet the requirements of all classes of installations 
from the palace to the fried-fish shop is to essay an 
impossible task; vet this is what the present Rules do. 


This must be recognised, as also must the fact that our 
present outlook is utterly different from what it has 
been in the past. We are now on the eve of tremendous: 
developments when we may hope that every house other 
than a hovel will have electrical energy in use in it in 
one form or another, and we must rise to the occasion 
and broaden our outlook. 


Future Rules should recognise more than one grade 
of wiring, rising from that which is just safe and the 
plainest of the plain, to that which is the best and 
most elaborate that money can buy. Моге important 
still—and this is the chief point of contact of this 
matter with the main subject oi this article—they must 
discriminate between installations intended for different 
pressures. It may be contended that at present there is 
no material difference in the cost of wiring at 220 
volts and 50 volts, but the reason for this is the uniform 
set of Rules; no one can deny that the risks of failure 
of insulation are greatly reduced with the lower pres- 
sure, and that, in consequence, the Rules can safely 
be much relaxed where it is in use. 

With 50-volt alternating current a very poor dielec- 
tric on the fixed wiring will suffice; trailing conductors 
of flimsy character for portable appliances will give 
satisfactory service; nothing need be earthed, as по: 
shock is to be apprehended ; switches and fuses can be of 
the simplest character since arcing is lifeless, and all 
parts can be safelv handled alive; incidentally, incan- 
descent lamps are more robust, efficient, and longer- 
lived. The elements in all heating and cooking appli- 
ances are very much more substantial, and their in- 
sulation can be secured with much less care. 


Objection may be raised that the heavier conductors 
for the lower pressure will more than wipe out these 
gains, but this is not the fact. In the first place, most 
of the small wires in use on 220-volt installations are 
for the reason of mechanical strength much larger than * 
they need be for the currents they havé to carry, and 
they would do equally well for 50-volt work. It may 
be said that that is all very well for lighting, but suppose 
vou have to supply radiators? Will not the cables be 
massive and costly? To this the writer would venture 
to replv by pointing out that when you put on a radia- 
tor you usually want warmth, and that it is not essential 
that the whole of tlie heat should be generated at one 
spot. Why should not the conductors to the radiator 
be insulated with a fire-resisting covering, and be run 
at a temperature as high as tnat of hot-water pipes? 
They might even be run hotter still without making the 
air feel unpleasant; there could be no valid objection 
to this course if their high temperature were kept in 
view when the wires were run and precautions similar 
to, but not more stringent than, those usually observed 
for hot-water pipes were taken ; distributing a portion 
of the heat would be advantageous rather than other- 
wise. In a small house the runs would be short, and 
the greater part of the wiring would be situated where 
the heat would be of use. 

Ease of connection 1s almost as important as low 
cost of wiring and appliances; the popularity of the 
‘adapter '' shows how great a value the public attaches 
to this feature. Now an adapter is about as unsatisfac- 
tory a fitting as can well be found ; it is usually of wood, 
the contacts, instead of being oval like those of a lamp 
cap, are round, and can hardly be induced to touch 
ever so slightly the lamp-holder plungers; the cord 
comes out centrally, and is grasped within the hand so 
that if it is worn and an are occurs the househoider gets 
the full benefit of the heat and shock. Ordinary wiring 
according to the Rules is much too unadaptable, and by 
providing only lampholders as outlets, practically forces 
the consumer to use the objectionable fitting mentioned, 
and the slender wiring for a single lamp. Of course, 
sockets can be provided and ordinary plugs, but these 
add to the cost of the installation, and are usually fitted 
in the wrong place. The practical conditions of the 
ordinary house would be much better met than at present 
if the fixed wire were taken to a single convenient 
point and terminated there in a simple fitting with а 
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number of. ways. Each way would comprise a simple 
and efficient contact to which a flexible wire, also ter- 
minated in a suitable contact, could be attached. Ву 
this means small appliances could be easily connected 
by the consumer himself, and lamps could be fixed 
where wanted or their positions altered at will. 

А great step forward in popularising electrical ap- 
pliances would be made if every portable fitting were 
wired to a standard socket on the fitting, instead of 


taking the flexible wire directly on to the lampholder. 


The fitting could then be permanently wired, and the 
flexible conductor would not fray where it enters. 
Flexible conductors terminating at one end in a plug 
to suit the portable fitting, and at the other in а plug 
to suit the contacts on the multiple-way fitting above 
suggested, should be kept in stock in a nuinber of stan- 
dard lengths. "Were this done an ordinary householder 
could renew his worn-out flexible conductor as easily 
as he now renews his worn-out flexible gas pipe. Until 
electrical appliances are reduced to the same level of 
simplicity as those for gas it is hopeless to expect their 
general use among the masses. 

At the risk: of wearisomeness, it must be emphasised 
that what we have to cater for is the ordinary home 
of the great mass of the wage-earning population and 
the lower middle classes; the people who either have 
all the house work to do themselves, or who, while pro- 
vided with one or more domestic destructionists, called 
in polite society ‘‘ maids,” find the use of their own 
hands in many instances conducive to the preservation 
of their property and digestive organs. The kind of 
house to keep steadily before one's mental vision is the 
one with eight rooms, though there may be a small per- 
centage of houses rising to 20 rooms, and falling to 
three or four rooms. The people who live in these houses 
should be able to go to the nearest ironmonger or general 
store and buy their kettle or their curling tongs over 
the counter, and be able to connect it to their installa- 
tion when they get home, without having to call in a 
superior person in the form of a wireman and his 
mate, who talk loftily about insulation, which the 
consumer does not understand, and about earth,“ 
which he.misunderstands. If this state of affairs is to 
exist it. cin. only be achieved by ensuring that more 
or less shoddily-made appliances can be used with im- 
munity from serious risks. 

All the foregoing observations apply to the class of 
installation indicated. For large houses, high-class 
shops, offices, and important buildings generally, the 
course proposed is obviously unsuitable. For these large 
blocks of demand, by all means use the highest pressure 
practicable with corresponding precautions. Lighting 
and small appliances will be best supplied at 240 volts, 
but large appliances such as cooking ranges, even at 
this pressure, are a terrible nuisance to the supply 
authorities, and costly in mains. It would seem well 
worth while for appliances of this kind to have self- 
contained transformers which would take a distribution 
pressure of 2,500 volts and transform down to, say, 10 
volts on the heating elements, which would then be so 
massive that their durability would be great, while all 
risk of shock to the user would be completely eliminated. 
There is no reason why 2,000 or 3,000 volts should not 
be perfectly safely carried on cables in hotels and similar 
buildings. 

Even in installations of this character, however, it is 
worthy of consideration whether we are really on the 
right lines in respect of our present practice for high- 
class work. The primary advantage of electrical dis- 


tribution, indeed the main feature which justifies its 


existence, is its convenience and adaptability. The ease 
with which a cable can be carried round obstacles, and 
then taken through inaccessible spaces, as compared with 
the rigid pipe necessitated by gas, steam, or hydraulic 
power is surely too valuable an advantage deliberately 
to throw away. Yet this is what is done in all systems 
of conduit protection, and in the forbidding of the 
use of flexible conductors. It surely cannot be right 
to expend the major portion of the labour necessary 
for putting up an electrical installation on the erection 


\ 


` for really necessary? 


stated that the 


of a rigid system of piping into which the unhappy 
cable is later on drawn (though often the piping is 
threaded on it as tlie work proceeds), when it might 
so easily be laid neatly and inconspicuously by itself, 
and the whole of the labour of pipe fitting saved. In 
elevating this conduit system to its present pinnacle. 
engineers appear to have been obsessed by the vision of 
numerous individuals wandering about buildings with 
hammers and nails, which latter they drive into walls, 
floors, and ceilings indiscriminately for no apparent 
object, while every house is assumed to be infested, 
with rats and mice. How often are ngjls actually driven 
into the walls of a high-class building or into the floors? 
Is all this elaborate mechanical protection that is pressed 
In any case it should surely not 
pass the wit of inan to invent some less cumbrous scheme 
than piping. Why, too, it may be asked, should wiring 
be concealed?! Could not some way of making it even 
attractive be devised which would save the wasteful 
expense that is now practically forced upon the user? 

It may be interesting to recall the early days, when 
Deptford was first conceived in the mind of Ferranti. 
It is no less than marvellous to look back and see the 
extraordinary manner in which his intuition, for such 
it really was, led him to formulate his scheme on lines 
which later theory and practice have shown to be cor- 
rect, and in consonance with which the most modern 
plans are being laid. He had high-pressure transmis- 
sion, alternating current, easy and efficient transforma- 
tion of pressure, a fairly high intermediate distribu- 
tion (2,400 volts), a very low pressure on the actual 
house wiring (100 volts and 50 volts). The proposals 
in this article are no more and no less than the advocacy 
of a return to Ferranti's initial proposals. The exten- 
sive distribution of alternating current at low pres- 
sures of the order of 220-240 volts was really a de- 
parture from his original scheme, which was probably 
brought about by the prevalence of similar distribution 
of direct current with which it was practically inevit- 
able. In the writer's judgment, we shall see а return 
to the high distribution pressure accompanying the 
practical elimination from new schemes of direct-current 
distribution, and this high pressure will once more be 
transformed to the very low pressure that is suitable 
for the house. 


Ап 8,800-tom Electrically-welded Motor Ship.—1t is 
Merchant Shipbuilding Corporation (ап 
American shipbuilding firm) is to build a vessel of 8,800 tons 
deadweight of the Standard Emergency Fleet type, 401 ft. in 
length, the hull of which is to be electrically welded through- 
out. It is claimed that this vessel will contain 15 per cent. 
less steel than a riveted ship, and that 40 per cent. less lubour 
will be needed, whilst limiting the time of construction by 25 
per cent.—Motor Ship. 


Private Electricity Generating Stations.—The Federation 
of British Industries has recently had occasion to take up 
with the Electricity Commissioners the question of the estab- 
lishment of private generating stations by manufacturers who 
wish to provide their own power supply. The position of such 
stations is indicated in The Bulletin for August 23га. Under 
the Act there is no restriction on the establishment of a private 
station, provided that the owner thereof complies with any 
regulations made by the Electricity Commissioners as to the 
type of current, frequency, and pressure to be used. When 
standard regulations have been made for a district, а manu- 
facturer putting down a station which complies with these 
regulations is not bound to notify the Commissioners, but it is 
strongly recommended that information should be given. If a 
manufacturer wishes to put down a plant of a type, frequency, 
and pressure of current not in accordance with the regula- 
tions, formal application must be made to the Commissioners 
for special regulations, but '' such regulations shall be so framed 
as not to interfere with the economical and efficient workin 
of the business for which the supply is generated." Until 
such regulations have been formulated in any area, there is no 
legal ‘obligation to notify the Commissioners of the erection of 
any private generating station, but here again it is recom- 
mended that they should be notified, as the information will 
be helpful to them in framing regulations so that they will be 
acceptable to manufacturers. The Commissioners are confining 
their attention mainly to public utility undertakings, but never- 
theless it is felt that they can be of great assistance to manu- 
facturers on most matters connected with electric power supply. 
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“ALIGNMENT PINS, — 
Bx A -LONDON FOREMAN,. 


ALIGNMENT pins—called “ steady ” pins and “ fixing ” pins 
by shopmen—are brought into service in the erection of 
machinery details for the purpose of ensuring that one 
particular piece shall be superimposed upon another piece 
in its precise and correct position, no matter how many 
times the respective pieces may be separated. | 
Contrary to the methods of some engineers, who prefer 
fitting bolts to each апа every hole, the writer much 
prefersclearance holes for the bolts, and precise and particular 
location made by alignment pins. E a 
The latter method is much safer in respect of construction, 
for many who have used fitting bolts to each and every hole 
not infrequently wish they hadn't when things don't come 
just right in erection. It is then a case of filing holes to 
get things fair, and when fairness is secured the filed holes 
have more clearance than if clearance. holes. had been 
intended. | | IE 
" So clearance holes for holding the parts together let it be, 
and the only thing wanted i8 а good and endurable and well- 
looking alignment pin. | о „ | 
There are plenty of designs of steady pins, and all are 
applied in a similar way, for the continued and permanent 
alignment of structural details. 'The parts being fixed in 
position, and held securely together by, bolts in clearance 
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Еа. 1.—ALIQGNMENT PIN. 


holes, the holes for the alignment pins are drilled, in some 
cases drilled. and reamed in others, and pins are turned and 
fitted'in the holes provided. Besides making provision for 
placing the.pins in the holes, provision must be made for 
conveniently getting the pins out of the holes, and without 
4m omy: way distorting or damaging the pins during 
‘withdrawal. | 

. Readers are familiar with the orthodox steady-pins— 
those which are driven in a taper hole and have to be drilled 
out. Others there are with heads (of a kind) which have 
to: be:levered out, and, more often than not, are bent badly 
in the process. , AM CLAU 
. The pin shown in fig. 1 is the pin favoured. by the 
writer, which has been used frequently at his suggestion in 
small engines, dynamo-eleetric machinery, and, notably, in 
the casings“ of large ‘steam turbines, with unquafifled 
success and approval. РИ cC p 
It will. be. observed by those familiar with the use and 
application of these alignment. pine, thats: pin such ag 18 
‘shown in the sketch is all but imperatively necessary where 
* necessary to fit it to a blind bottom, as represented 
above, . .. „ tod s | 
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| A FEW DOMESTIC ELECTRICAL 
MEN * INVENTIONS.” 


Bv "VOLTMAN." 


THE writer's domestic electrical“ inventions were really 
the outcome’of necessity during the dark days of the war. 
Strictly speaking, it was the dark nights that proved the 
truth. of the proverb that “ Necessity is the mother. of 
invention." The control of the hall light was an early 
problem that had to be solved. It was desirable that the 
switch should not be used more than absolutely necessary, as 
the light, though reasonably shaded, acted as a magnet for 
the special constables on the beat if it were left on a couple 
of minutes. The switch, moreover, was most inconvenientl y 
placed to get at when entering the door, and when the 
house was in darkness it needed groping for. 

The solution was a brain мате”; it comprised an 
ordinary pear-push and a dozen feet of flexible which, 
luckily, were at hand. The flexible was easily wired to the 
back of the switch to form an extension in parallel, and the 
push served as an excellent switch that could not be left 
“on.” The flexible was lightly stapled along the moulding, 
and brought so as to hang down just inside the door-post. 
Anyone entering had merely to press the push to light the 
hall and find his way in; he was not likely to leave 
the light on longer than he cared to keep his 
finger on the push. It was with some regret that 
the writer finally **demobilised " the contrivance, one 
which seems applicable to various cases where energy should 
not be wasted. Further arguments with the zealous 
* gpecials" led to the giving up of a ceiling light in one 
room and using a table lamp, but there was no wall plug, 
and making a permanent connection was too much work. 
No local shop could supply an adapter, and something had 
to be done. In a quarter of an hour an excellent adapter 
was made from a sound cork, fitting the pendant lampholder 
tightly, and a couple of french nails. These were carefully 
pushed through the cork, the flat heads serving as contacta 
to press against the plungers in the holder, and the pro- 
jecting ends of the flexible wereattached by a touch of solder, 
and given a turn of insulating tape. "The cork was none the 
worse for having 230 volts across it, though the writer 
expected to find it charred to a cinder sooner or later. 

Then came the **can't-buy-any-matches" period, a very 
trying time for the domestic régime. One day the writer, 
after a tour of а dozen shops, some of which displayed а 
notice Please don’t ask for matches," came to the con- 
clusion that electricity could surely offer à way out of the 
difficulty. Two or three ideas came to mind, a platinum 
wire heated by a current from a small accumulator, a make- 
and- break spark to light the gas, but finally it was decided 
to utilise an old trembler coil which had seen better days on 
а motor-cycle. One was bought from a dealer in electrical 
* junk ” for 78: 6d., and rigged up on a base-board with a 
4-volt accumulator, a push-button in the primary circuit, 
and aspark-gap of ,°,ths. of an inch across the secondary. 
A better match substitute could not have been desired ; one 
simply held a taper in the spark-gap and pressed the button, 
thus energising the coil and producing a spark. The coil 
easily earned its cost in matches and time, and the painful 
experience of being snubbed by the local shopkeepers never 
occurred again. is 

Electricity proves a valuable friend indeed in difficult 
times, and, given simple. materials and thought to the 
essentials of a problem, there are many ways in which it can 
help inthe household. N > 
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Illumination and Electrical Condactivity in Selenium.— 
Mr. A. O. Rankine, in the Phil, May, (May, 1920), gives a surpris- 
ingly good character to selenium cells for reliability within definite 
limits. The effect of light on them is quantitatively reproducible 
again and again.“ Contrary to the tacitly accepted idea that the 
change of electrical conductivity in selenium is as the square root 
of the intensity of the incident light, it is claimed that extended 
experimenta show the change to be proportional to the fourth root 
of the light intensity.—Journal of the Franklin Institute. 
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JHE MUNICIPAL TRAMWAYS ASSOCIATION 
(INCORPORATED).— 1, 


On Wednesday last the 19th annual conference of the 
Association was opened at Cardiff, a city which is enjoy- 
ing a remarkable succession of society visits this year— 
the I. E. E. summer meeting, the British Association, the 
Municipal Tramways Association, and next week the 
Iron and Steel Institute. Coming late in the pro- 
gramme, the M.T.A. naturally finds the city authorities 
au fait with the duties and ceremonies which they per- 
form so gracefully and hospitably, while it also has the 
advantage of arriving after the settlement of the strike 
of municipal employés which so sadly marred the visit 
of the British Association. The conference opened in 
bad weather, but the rain gave place to sunshine by 
mid-day. The city was full for the Horse Show. 


The Executive Council held a private meeting at 
10 o’clock, which was followed by a formal reception of 
the Association at the City Hall by the Lord Mayor, 
Councillor G. F. Forsdike, J.P., and the members of the 
Cardiff Corporation Tramways Committee. The con- 
ference was then opened at 11 o’clock by the President, 
Ald. Sir John W. Courtis, J.P. 

The Lord Mayor welcomed the Association to Cardiff, 
and the president, Ald. Sir John W. Courtis, J.P., 
chairman of the Tramways Committee, suitably ex- 
pressed thanks. He then opened the conference, men- 
tioning in his address that that day was the fiftieth 
anniversary of the Tramways Act of 1870. He reviewed 
the march of progress since that date, and said that at 
the present time financial questions were of paramount 
importance. Passengers must all pay their fair shares 
_ of the wage awards. The work of the Whitley Councils, 
which was of the first importance, was then reviewed, 
and mention was made of the valuable work done by the 
Committee on Standardisation, especially with regard 
to overhead line materials. A special tribute was paid 
to the secretary’s splendid work during the past year. 

Papers on Tramway Finance were then read by 
Councillor Higham, chairman of Blackburn Corporation 
Tramways Committee, and Mr. P. Priestly, general 
manager of Liverpool Corporation Tramways; the 
authors agreed wholeheartedly in the view that upward 
revision of fares was inevitable if the undertakings were 
to be conducted on sound commercial lines, and that no 
class of passenger should be granted privileges in re- 
spect of fares. Abstracts of these papers are given 
below ; the discussion will be reported in our next issue. 

At 1 o’clock the conference adjourned for luncheon in 
the City Hall, at the invitation of the chairman and 
members of the Tramways Committee, 190 members 
being present, and on resuming the session at 2.30 p.m. 
8 paper on Operating Costs, by Mr. A. L. C. Fell, 
general manager of the L.C.C. Tramways, was read and 
discussed. In the evening a reception was held by the 
Lord Mayor and Lady Mavoress in the City Hall, and 
a pleasant evening was enjoyed. | 
On Thursday the programme included meetings of the 
Executive Council and of the Managers’ Section, and 
the conference was to continue the discussion on“ Tram- 
way Finance under the headings of Repairs and De- 
preciation in Relation to Capital and Revenue ” (papers 
by Messrs. J. Dalrymple, general manager of Glasgow 
Tramways, and R. L. Horsfield, general manager of 
Cardiff Tramways), and“ The Future of Capital Expen- 
diture ’’ (paper by Mr. R. S. Pilcher, general manager, 
Edinburgh Tramways). The annual luncheon of the 


Association was to follow at the Royal Hotel, and in the 


afternoon the annual general meeting was to take place. 
To-day is to be devoted to a pleasure excursion to 
Weston-super-Mare and Cheddar, 


Tramway Pares. 


By Соохсилов HigHAM (Chairman, Blackburn Tramways 
Committee.) | 


(Abstract.) 


Post1uLATE that tramway undertakings have to pay their way, 
and not be а burden upon the rates, then а proper adjust- 
ment of fares to meet the enormous increases in expenditure 
is essential. Wages and cost of materials have increased out 
of all proportion to the fares we have been charging, and, 
unfortunately, we are not able to hand on to our patrons the 
increases in the cost of producing rides (which is the com- 
modity we sell) with the same facility as other industries. 
I am firmly of the opinion that tramways should pay their 
way, that the riders should pay for their rides, and witb that 
eud in view, every authority should adjust its fares to keep 
pace with the constantly increasing cost of labour, material, 
and money. | 

In most towns the time has arrived for the abolition of 
the penny fare. The first mile of your tramways from the 
centre of the system is in general the distance you have to 
depend upon most to make the undertaking a success, and 
if the people who use this portion are to escape all the increases 
in cost, how can you expect to get the necessary revenue out 
of those who travel the longer distances?—especially in view 
of the fact that in rush times you are most liable to have 
your cars crowded with penny fares to the exclusion of 
longer-distance passengers, and when the lower fares have 
quitted, you are very often left with а car-load of wind to 
the end of the route. 

It will be generally conceded that a ''workman's"' fare 
is not a sound economic fare, and if this is the case, then 
part of the cost of carrying such workmen must be borne 
by someone else. I don’t think anyone can argue that this 
is a fair, equitable, or rational state of things. When we 
had large classes of workmen receiving miserably low wages, 
there may have been some reason for subsidising the carrying 
of those who had to use the cars to get to their work, but 
now, if the amount of wages has to be taken into considera- 
tion, it is not the people who go to work before 8 a.m. who 
should have half-fares, but those who in the past have been 
looked upon as the aristocracy of labour, and go to their 
daily toil at 8.30 or 9 a.m. But I am firmly of opinion that 
there should be no subsidised fares for any class. 

I see no reason why the tramway undertaking should be 
looked upon as a charitable institution any more than any 
other municipal undertaking. If it is logical that tramways 
should be used by some classes at cheaper rates than others, 
or entirely free, 1t is equally logical to ask for free gas, free 
electricity, and во on. 


Tramway Pares. 
By P. Prirstty (General Manager, Liverpool Tramways.) 
(Abstract.) 


In dealing with the ordinary passenger fares, the rate stipu- 
lated in the Acts of Parliament prior to 1914 was usually fixed 
at 14. per mile, but the operating costs have increased to such 
an extent, that many towns have had to obtain powers to 
increase the statutory fare from 1d. to 14d. per mile, and 
in some cases to 2d. per mile. The majority of the larger 
undertakings which, prior to 1914, were not charging their 
full statutory fares, have found that it is impossible to make 
their tramway systems self-supporting unless the full statutory 
fares are charged. 

The first consideration in connection with the operation of 
a tramway undertaking is that it should be run on a com- 
mercial basis: that it should produce an adequate financial 
return to the municipality to provide the community with 
a full service: and that it should accumulate sufficient funds 
for the renewal of the undertaking, as well as its improve- 
ment and extension. 

It is clear that for a svstem to be remunerative the fares 
to be charged must be such as will bring in sufficient revenue 
to cover the whole of the costs, including capital charges, 
operating costs, renewals, &c. The fares charged ought to be 
laid out on an equitable basis, i.e., each passenger should 
pav his share of the sum of the different items of expenditure. 

One method is to arrange fares on a definite distance for 
the basic fare, and to charge the higher fares for the longer 
distances on this basis. Another method 18 for а high mini- 
mum and a low maximum fare to be adopted. which means 
that, the short-distance passengers pay a much higher average 
fare than the long-distance passengers. This is of great im- 
portance in making а tramway undertaking of the greatest 
service to the community. It encourages people to live at 
longer distances from their work, and in healthier surround- 
ings. Tt also tends to spread the population more evenly over 
the tramway avstem, and to diminish somewhat the tendency 
of the population to gravitate to the centre of а town, and 
cause congestion, with the result that the long-distance pae- 
senger is aften crowded aut by the short-distance rider. For 
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these reasons I am not in favour of giving short rides at low 
fares in the centre of the town. 

I have arrived at the conclusion that the best method is 
io take а central point of the tramway undertaking as the 
town terminus, and from that point to divide-the system into 
mile zones. It must then be ascertained at what cost a 
pessenger can be carried for a mile, which amount must 
cover all charges; in other words, each passenger must pay 
the full cost of his ride. In some towns this amount has 
been found to be ld. per mile, whilst other towns have had 
to make a minimum charge of 14d. per mile. It might be 
found that some advantage could be gained by charging а 
slightly lower fare to the long-distance passenger, in which 
case ihe first zone would be a mile, and the next stages 
could be slightly increased in distance, so that passengers 
from, say, a five-mile radius would be able to travel to the 
central terminus for, say, a 4d. fare. 

The running costs per car-mile are less as the car reaches 
the less thickly populated districts, when there are fewer 
Stops, and the speed is increased, whilst the standing charges 
remain practically the same per passenger, making the total 
CRM per passenger slightly less, and therefore a lower fare 
can be charged. 

I think that the time has gone by when consideration should 
be given to splitting stages, i.e., làd., 24d., &c., fares, ав 
these give rise to considerable difficulties in the collection of 
fares, and also give opportunities for passengers to avoid 
paying the correct fares, besides adding to the number of 
tickets which the conductor has to deal with. 

As to overlapping stages, I am not generally in favour of 
them, except between the first and second 14. stages, which 
do not extend outside the city area. 'The overlapping stages 
often encourage the business people to use the tramcars 
wherever they may be going within the business area. 

With regard to the granting of special privileges, it is 
entirely wrong in principle that one class of passenger should 
have cheap fares at the expense of the other passengers. 

Contract tickets are unworkable on a tramway system, and 
wherever these privileges have been introduced they have 
been in general abused. No preferential treatment should be 
given to any class of passenger. I am rather in favour of a 
. System of higher fares being charged on special occasions, 
such as race meetings, football matches, &c., as a large 
number of people attending such meetings are strangers to 
the town, and only come there for that special purpose. ‘They 
should, therefore, be charged higher fares in consideration of 
special cars having to be provided for their convenience. 

I am entirely against the adoption of the transfer system, 
which is difficult to work, and, even when put into operation, 
has proved to be unsatisfactory. 

The present operating costs make the serious consideration 
of the adoption of halfpenny fares impossible. 


EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR AUGUST, 1920. 


THE official returns of electrical export and import business for the 
month of August show a further falling off in the value of exports 
and a considerable appreciation in import values. 

The total value of August electrical exports was £1,085,994, aa 
compared with £1,166,798 in the previous month ; the only branches 
of business attaining а higher level than in July were electrical 
goods and apparatus, meters, submarine telegraph and telephone 
cables and electrical machinery, whilst considerably reduced values 
were reoorded in all other sections. 

The imports total for the month of £284,572 was much in excess 
of the July figure of £237,498, considerable imports of carbons 
and machinery having entered this country in August. 

The re-exporta at £14,786 show an increase of nearly £2,000 on 
the July figures. 


VALUES OF ELEOTRIOAL EXPORTS AND IMPORTS FOR AUG.. 1920. — 


| Exports. Imports. Re-exports, 
Electrical goods and apparatus £196,711 £79,177 £5,666 
(anenumerated ) 
Insulated wire ... ‘ 305,128 17,651 41 
Glow lamps are m 28,534 4,615 249 
Ато lampe and parts is 1,144 2,552 434 
Batteries m 48,834 8.171 — 
Meters ves is 36,497 2,809 934 
Carbons  ... ene > ds 3,505 16,094 2,895 
Electrical machinery : — 
Railway and tramway motors ... 2,700 — — 
Other motors and generators 128,073 — — 
Electrical machinery  (unenu- 
merated) ki Pus x 67,191 136,728 2,098 
Switchboards (not telegraph or 
telephone) eu "— Й 10,186 40 9 
Telegraph and telephone cable und apparatus :— 
Telegraph апа telephone wires 
and cables (not submarine) ... 16,474 3,519 21 
Submarine telegraph and tele- 
phone cables ise - 70,393 — — 
Telegraph and telephone instru- 
ments and apparatus ... vid 110,624 13,216 2,436 
Totals.., * $1,085,994 $281,572 £14,786 


THE MACHINE-TOOL AND ENGINEERING 
EXHIBITION. 


(Continued from page 331.) 

Messrs, CHARLES WILLETTS, JUN., LTD., Cradley Heath, Staffs., 
are exhibiting in addition to worm-gear lifting blocks, various 
small lifting appliances, jacks, &c., a quarter size working model of 
a direct-coupled electric passenger lift, which is operated by means 
of push-button control. 

THE FOSTER INSTRUMENT Co., Letchworth, Herta, most of 
whose instruments have, we believe, at one time or another been 
noticed in our pagee, has a stand on which the following devices are 
to be seen :— 

Foster's fixed-focus radiation pyrometers for measuring temper- 
tures entirely from a distance, which are specially suitable for 
use with high-temperatures and inaccessible hot bodies ; they are 
particularly convenient where the material remains in a furnace 
only a short time. The instruments are provided with a patented 
sighting device, and are made as light portable outfits, measuring 
in а few seconds, also as fixed recording pyrometers. 

In the thermo-couple pyrometers for industrial heat treatment, 
special designs secure great robustness and simplicity, also cheap 
and quick replacement of the parts subjected to furnace heat. 
They аге made as wall-type or portable indicating, and as fixed 
recording pyrometers. 

Hoskin's alloy thermo-couple with head allowing quick attach- 
ment of wires, specially suitable for high-temperature measurement, 
and а Humfrey autographic |notched-bar testing machine for 
breaking metals, showing total energy absorbed in breaking, and 
also the manner in which the test-piece yielded, are exhibited, and 
are specially useful for determining correct specification and heat 
treatment of alloy steels. | 

` Ап Eden-Foster repeated impact testing machine for testing 
resistance of metals to “fatigue”; a Foster strainmeter for 
measuring strains of loaded structures, together with a variable 
speed friction drive, are shown. А point to be remembered in con- 
nection with this firm's stand is that every exhibit is shown 
actually working. 

MESSRS. VICKERS, LTD., London.—This stand gives an idea of 
the variety of products turned out by the firm's works. For 
instance, there are on view test pieces of steel, tubes, cast pro- 
pellers, drop stampings, &c., in addition to such things as rifles 
and shot-gun tubes, hydraulic valves, variable-speed gears, 
refrigerating plant, agricultural machinery, rubber products, 
sewing machines, and toys. The small winding engine that 
is shown is intended to illustrate the great advantages 
obtainable by the application of the Williams-Janney gear to 
all duties where continually-varying loads are met with or 
speed control is desirable. The winder consists of a small cylin- 
drical drum of about 2 ft. diameter, running at 30 R. P. u. and driven 
through double-reduction gearing, and a візе 20-type “ C " Williams- 
Janney gear directly coupled to a continuous-running 20-H. P. 
500-R.P.M. electric motor. The winding engine is provided with 
the usual standard driver's control lever and foot-operated brake. 
The chief advantages of the Williams-Janney gear briefly are :— 
That it provides an indefinitely variable-speed regulation in both 
directions, and enables a constantly-running prime mover to be 
employed by an intermittently-running machine ; the electrical 
equipment and wiring are simple ; the heavy resistance losses during 
starting and slow-speed .running met with in the ordinary 
rheostatic control, are eliminated. Also that the prime mover is 
Started up under light load conditions ; the load is taken by the 
prime mover as and when required; each position of the driver's 
control lever corresponds to a definite winding speed ; and the overall 
efficiency of the plant is high. 

THE CAMBRIDGE AND PAUL INSTRUMENT Co., LTD., London.— 
The principal features of this exhibit, which oomprises a large 
selection of the firm's well-known scientific instruments, are the 
electrical CO, recorders and indicators. They are made in a number 
of forme for either indicating or recording, or both, from one or a 
number of different points simultaneously. The principle of the 
Shakespear device, which requires no chemical absorbent, has 
already been described in our columns, but a new instrument is 
displayed for the first time. It is known as the Chimney Loss 
Indicator, and its function is to show at one and the same time the 
percentage of CO, in the flue gases, the flue-gas temperature, and 
also the approximate loss of efficiency. The apparatus takes the form 
of a combined electrical CO, recorder and a standard thermo- 
couple thermometer. One dial face serves for the scales of both 
instruments ; the two scales curve upwards from the two bottom 
corners, forming the sides of a triangle, and the pointers are 
pivoted to the right and left of the base line, which is calibrated to 
show the corresponding loss of efficiency for any two values of CO, 
and temperature. The reading on the third scale is taken from 
the point where the two pointers intersect, the graduations being 
continued upwards from the scale to facilitate reading. Another 
interesting feature of the exhibit is the new totally-enclosed 
indicator and switchboard for use with electrical distance ther- 
mometers. The indicator was originally designed for use on board 
ship, but it is equally suitable for use in damp or dirty situations on 
land. The most modern type of this device can be supplied for 12, 
24, 34, 70, or 150 points. A third new exhibit is a three-thread 
recorder, being a development of the standard two-thread type. 
Each thread gives a reading every 2˙5 minutes, with half-minute 
intervals between the records of each thread. With regard to the 
rest of the exhibits, resistance pyrometers include а Callendar 
recorder, Whipple indicator, and resistance thermometer. Com- 
bined indicating and recording electrical distance thermometer 
outfit, consisting of a double-range indicator with 20-point switch · 
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board, four-point recorder and resistance thermometers. A twelve- 
point indicating outfit, as supplied to cold stores, totally enclosed 
moisture-proof indicators, double-pivoted thread recorder, and 
resistance thermometers for marine use. Various patterns of 
thermo-electric pyrometers, indicators, switchboards, recorders, 
rare and base metal thermo-couples and accessories. Complete 
double-range indicating outfit for taking molten metal temper- 
atures, and a complete twelve-point indicating outfit with special 
copper - constantan thermo-couples for taking temperatures of 
armature windings; an electrical locomotive pyrometer, radiation 
and optical pyrometers, mercury-in-steel thermometers, and dial 
thermometers, vapour tension types in various patterns ; also 
mercury-in-glass thermometers, draught and pressure gauges, and 
electrical instrumentr, including resistance bridges, potentiometers, 
unipivot galvanometers, Irwin astatic dynamometer wattmeter, 
testing sets, &c. 

Mrssss. G. Swirr & Sons, LTD.. Halifax.—To illustrate the 
various types of electrically-driven machine tools that are on view, 
the following examples are appropriate. The illustration, fig. 15, 
shows a 10-in. centre all-geared head-lathe driven by a B.T.H., 
15-H. P., D.C., conatant-speed motor workiag at a pressure of 220 
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J. Goodman, M. I. OC. E., M. I. M. E., to the owners of the pump 
patent :—. . "It ran perfectly without the slightest sign of 
choking when supplied with barrow loads of long stringy river 
weeds, straw, hay, rope, bundles of frayed hempen rope, belting, 
ashes and clinkera." . . "The mechanical efficiency of this 
pump is not high as compared with pumps specially deaigned to 
give the best possible efficiency with clean water — but, in my 
opinion, the mechanioal efficiency is of secondary importance when 
dealing with fibrous materials which are liable to choke a pump 
the loss of time and money involved in having to constantly stop 
and clear away obstructions far outbalances any slight advantage 
due to an increase in mechanical efficiency. I, therefore, consider 
that your pump, which has only a moderately good mechanical 
efficiency, but is absolutely foolproof and capable of passing long 
fibrous materials, and solid matter, is of far greater value to those 
who have such materials to deal with than a high-efficiency pump 
which will constantly require attention.” 

Messrs. REAVELL X Co., LTD., Ipswich, have two sets of air- 
compressing plant amongst their working exhibits that should be of 
interest to electrical men. The first is a duplex compressor jockey 
pulley driven from an electric motor, and consists of a duplex 


РР 
— 


a. 
ў А 
Г рУ 

' 


Fic. 15.—MOTOR-DRIVEN ALL-GEARED HEAD LATHE, 


volts. The drive from the motor to the gear box is by raw-hide 
pinion, and a friction drive between the motor and the gear box 
allows of gear changes being easily made without stopping the 
motor. There are 16 spindle speeds, controlled by three levers, and 
it is impossible to engage conflicting sets of gear; there are six 
changes of feed, driven by a feed box of the sliding-wheel type, and 
a double-walled apron is fitted to the saddle with drop worm for 
engaging the feeds. The machine admits between centres 6 ft. 6 in., 
swings over saddle 14°5 in. diameter; swings in gap 37:5 in 
diameter, 10 5 in. wide, and its weight is 95 cwt. 

Central-thrust radial driling machines are built with direct 
motor drive on the arm, as illustrated in fig. 16, and with double, 
triple, or quadruple base plates as required; they are made in three 
Bizo8, 5, 6, and 7 ft. radius. Fig. 17 shows a girder radial-drilling 
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compressor, with а piston displacement of 50 cu. ft., and а working 
pressure of 100 lb. per sq. in., and is specially suitable for supplying 
air for pneumatic tools. This exhibit is controlled by means of an 
automatic starting and stopping switch. The second set is a sub- 
station cleaning outfit, and consists of а Reavell patent sub-station 
compressor direct coupled to a small p.c. motor, and provided with 
a hose on a drum, starting switch, and wall plug with a flexible 
cable. This set demonstrates the use of compressed air at low 
pressure for cleaning the dust from electrical machinery, &c. A 
small rotary compressor, and a large rotary compressor which are 
on view, have been recently introduced, and aresuitable for capacities 
of from 100 to 2,500 cu. ft. per minute, and are designed to compress 
air to 10 to 15 lb. per sq. in. gauge, and at the same time may be 
run at a speed sufficiently high to allow of direct coupling to 


Fics, 16, 17, AND 18.—ELECTRICALLY-DRIVEN DRILLING MACHINES, 


machine fitted with a three-speed gear box and motor drive on the 
arm, while fig. 18 shows a machine between the gear box and 
motor of which a friction clutch is placed to allow the machine to 
be stopped independent of the motor, and to facilitate changing 
speeds in the gear box. 

Messrs. CROSSLEY X Co. [C. W. B. Crossley}, Manchester. In 
addition to a comprehensive display of machine tools, a selection of 
portable electrically-driven toole, including drills and grinders for 
hand and bench use, are on view on this stand. 

Messrs. UNCHOKEABLE PUMP, LTD., London, exhibit a remark- 
able type of centrifugal pump, the impossibility of choking which 
is claimed to be an actual fact, and is guaranteed. A 6-in, 
pump direct driven by an electric motor is shown ; pumps of this 
form are made with either horizontal or vertical spindles, and they 
are also suitable for belt or high-speed internal combustion 
engine drive, The following is an extract from a report by Prof, 


eleotric motors of standard speeds. The machines are of the familiar 
“Crescent” type, consisting of a drum fitted with a number of 
slots in which steel blades slide in a radial direction. When 
running the centrifugal force created in the blades, forces them 
outwards against a liner, and the friction produced by the blades 
against the liner is sufficient to overcome the slight frictional 
resistance of the revolving liner: the latter, therefore, revolves 
freely with the drum or rotor. Large numbers of the smallest 
size of these machines were supplied to the Royal Air Force for 
special purposes, being driven by an air screw up to speeds of 
3,000 R. P. M. The larger type of machine exhibited is one of a 
number supplied to the British Admiralty for exhausting the 
water from the ballast tanks of submarines. There are also on 
the stand several machines of the “Axial” type, some of them 
with water jackets, for pressures up to 60 lb. per sq. in., and 
several unjacketed machines for pressures up to 20 lb, per sq. in. 
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These machines are largely used for supplying the blast air to oil- 
fuel burners. 


Massrs. SMITH, BAKER & WILLSON, LTD, Halifax.—An innovation 
in machine-tool lay-out is to be seen on this firm's stand. It will 
be noted that the battery of lathes shown in fig. 19 is driven 
by means of the live shaft, seen on the left-hand aide of the 
picture, which runs the whole length of the shop, or in sections, 
as desired. This uncommon arangement intends the lathes to be 
run' in gangs of 10 or more, and they can be driven in an open shop 
under а orane, as there are no overhead countershaft or fittings of 


^ re 24 
Ae "TV 
* * — 1 
КИЕ, 2 7 — 
r & v 


{ек ау oor ge ee NE 


— — — — ———À—" 


Fic. 19.—A BATTERY OF.WILLSON LATHES. 


any description. Power is transmitted from the driving motor by 
means of a silent worm drive, through a friction clutch, to the 
driving gears, which, by sliding upon a castellated shaft in the 
leg, give four changes of speed, the final drive being by belt toa 
single pulley in the headstock. Two rates of back gearing are 
provided, which may be instantly changed with the aid of friction 
clutches, giving 12 spindle speeds; reverse and knock-off " motions 
are also provided, 
(To be continued.) 


The Fahrdlagraph.“— This recorder is stated to be a 
simple, accurate, and convenient means for obtaining auto- 
matically the so-called running diagram in railway work, 
and also other similar diagrams, such as temperature variation 
curves on loaded electrical machinery, oscillation charts, &c. 
It can also be used to indicate the integral curves of given 
general curves, for the conversion of given mathematical 
relations, &c. A full account of the theory and operation of 
the recorder is given in Flektrische Kraft-betriebe und Bahuen. 
There are two plane charts and one drum chart, the pre- 
liminary diagrams being traced on the former and the com- 
bined curve on the latter. The adjustment of the recorder 
for any given operation is said to be quite simple and only 
to take a few minutes, as the moving parts are simple and 
few. The apparatus is protected by German patent No. 
286,519.—Technical Review. 


X-ray Fiuger Priuts.—An improved method of taking 
criminals' finger-prints by X-rays has been invented by Dr. 
Henry Beclere, of Paris. According to the daily Press, the 
process consists of rubbing the ends of the fingers with some 
chemical which is opaque to X-rays. On being X-rayed a 
photograph of the finger-tip, like an -ink thumb-print, is ob- 
tained, only with much greater accuracy; and it is capable of 
being enlarged with greater precision for examination. More- 
over, the X-ray photograph shows the bones, which vary 
slightly in different individuals’ fingers, and the internal shape 
of the nails, which is also a varying characteristic. Thus each 
photograph contains matter for identification in three different 
ways. 


Rectifier for Small Currents. —At a meeting of the 
German Electrotechnical Association a type of rectifier was 
described that is suited for supplying verv small currents of 
the order of from 0.5 to 3.0 amps. According to E.T.Z., the 
rectifier consists of a bulb containing а gas such as argon, 
and provided with cathodes of metals that can be easily vola- 
tilised, such as thallium, alloved with heavy metals such as 
mercury, cadmium, or lead. Cathodes of such alloys have the 
property of maintaining a stable arc with far lower currents 
than mercury cathodes. The apparatus is connected in a 
manner similar to a mercurv vapour rectifier, with the excep- 
tion of the starting gear, which is a vacuum interrupter con- 
nected in parallel with one of the two circuits of the rectifving 
tube. The efficiency of tubes of 30 ta 100) watts capacity is 
bout 65 per cent.—Technical Review. | 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their convmani- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Road Transport. 


I note in your issue of the 3rd inst. that the Institute of 
Transport is to consist of members who have had some con- 
siderable experience in dealing with traffic, or providing trans- 
port, or works connected therewith, and those who have 
consented to become members of the Counail—a list of whom 
is given in your issue—have all apparently been connected 
with trafic and transport work. 

With the exception of Sir H. P. Maybury, I fail, however, 
to find the names of any who are acquainted, for instance, 
with modern road work, and unless more attention is given 
to the science and art of road construction for present-day 
traffic, those who are responsible for providing transport and 
5 with road traffic are, in my opinion, likely to have 
some difficulty in the smooth running of the heavy and in- 
creasing motor traffic that the roads will have to carry. 

It looks to me as if the Institute of Transport is putting 
the cart before the horse. E 


September Tth, 1920. 


Tractor. 


Why is the Contractor Permitted to do it? 


The letter of Mr. Charles A. Baker in your current issue, 
and that of a previous correspondent, raise а very interesting 
point to all contractors. Personally speaking, I have always 
understood (but never had it legally confirmed) that a supply 
company has no right to refuse to connect any installation 
on whatever system it has been carried out, provided, as 
Mr. Baker says, it comes up to the standard as regards 
insulation resistance. Now, Mr. Editor, is this so? I have 
carried out an enormous amount of installation work in my 
time, and have on more occasions than one had connection 
refused on account of ''slip-jointed " conduit and fittings 
being used. Now, if this class of material is not allowed, 
why are such large quantities turned out by Ше manufac- 
turers? -It is not my point herein to advocate or to condemn 
the use of slip-jointed conduit and. fittings, but it is time 
some final decision was given, as it is, to say the least, very 
unfair to insist on one contractor installing continuity 
tubing in a district where other installations have been 
executed and connected with ''all sorts and conditions " of 
wiring. 

I have always been an advocate of а good sound job, what- 
ever the system employed, but fail to see why slip-jointed 
tubing should be condemned, provided the same has been 
properly installed. Likewise, I fail to see the use of earthing 
the section or length of tubing nearest the supply authorities’ 
fuse box, this being usually insisted on, together with, of 
course, ironclad switchgear, &c. 

I well remember the noise that was made when slip-jointed 
conduit first commenced to supersede wood casing, and all 
sorts of statements were made about the '' risk of fire,” &c., 
with wood casing, but I know of installations stil in use, 
carried out very many years ago in casing, which have not 
yet caught fire. 

Doesn't the same thing apply, in а way, to C.J. conduit 
and fittings? | | 

S. O. Hoad. 


Eastbourne. 
September 18th, 1990. 


[Certainly it is so. Supply authorities (with a very few 
exceptions, which have obtained statutory powers to make 
rules) have no legal right to criticise, still less to condemn, 
any installation which passes the insulation test, unless they 
can show that if connected to the mains its use would inter- 
fere with the supply of electricity to other consumers. This 
subject was fully dealt with in an article by Mr. Chas. A. 
Baker in our issues of April 18th and 25th, 1919. 

With regard to other points in the letter, our correspondent 
will find Mr. Wordingham's article on p. 357 of this issue 
interesting.—Eps. Exec. REv.] 


The E.P.E.A. and The E.T.U. 


It has come to our knowledge that a principle of the highesf 
importance is now at stake, which, if accepted, would destroy 
the independence of the Electrical Power Engineers’ Associa 
tion and cause it, in fact. to he merely (in the matter ol 
votes) an inferior section of the Electrical Trades Union. 

It has been publicly stated by the Secretary of the Elec- 
trical Power Engineers’ Association that it has been decided 
in the present dispute between the Electrical Trades Union 
and the Engineering Emplovers’ Federation to throw our 
weight in with the side which agrees to arbitration—in this 
саве with the Electrical Trades Union. 

Tt has, however, been overlooked that the dispute was pre- 
cipitated by the action of the Electrical Trades Union at 
Penistone. which is now prepared to refer the case to arbitra- 
tion. With the merits of this dispute the electric supply in- 
dustry bas nothing whatever to do. 


————— 
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_It has also come to our knowledge that the Executive Coun- 

cil of the Electrical Power Engineers’ Association holds the 
view that because we are a trade union we must throw in 
our lot with any other trade union in any strike that may 
develop, provided the grounds seem to us to be just. In 
other words, we declare beforehand our sympathy with the 
men as against the employers. ; 
. We, the undersigned, cannot accept so radical an alteration 
in the policy first enunciated by the Electrical Power Engi- 
neers’ Association, or во drastic a forfeiture of our independ- 
ence, and we cannot believe that the vast body of the more 
intelligent and highly-trained engineers in. the electrical pro- 
fession can accept it either. 

It should be borne in mind that the senior power engineers 
have, in many cases, given their support to this (Electrical 
Power Engineers’ Association) movement largely to improve 
the status and remuneration of the junior members. Under 
the proposed new scale of salaries the junior members have 
benefited far more than the senior members. 

We consider that the Institution of Electrical Engineers is 
also vitally interested in this question. Mr. C. H. Wording- 
ham, as President, strongly advocated the formation of the 
Electrical Power Engineers' Association, and we then under- 
stood that it was to be conducted on lines very different to 
those that аге now being tdopted.. { 

If the more responsible members of the Electrical Power 
Engineers’ Association would make their voices heard, and 
would refuse to be coerced into actions that they disapprove 
of, it might not yet be too late to save the situation. 


A Group of Senior Power Engineers. 
Seplember 14th, 1920. 


Power Factor. 


I am sure it is clear from my previous comments that [ 
did not misunderstand the purpose of Mr. Turnbull's article, 
and I still think that the conversation I suggested with the 
unlearned consumer would do more to clear his—or her— 
ideas than Mr. Turnbull's method would. I suggest that he 
read the last paragraph of my comments to some business 
man, to put the point to the test, and that he report the 
result. The advantage of my plan is that it never mentions 
power factor or wattless currents at all, and so there is no 
need to try to do what Mr. Turnbull says the text-books 
do not do, namely, explain these ''elusive " entities to the 
— presumably, at the end of the explanation, gaping—con- 
sumer. The impression I obtained from Mr. Turnbull’s first 
article was that he wished everyone to aim at unity power 


factor, and that consumers should be asked to bear the cost . 


of the improvement. With that I heartily disagree. Alternat- 
ing-current distribution is obviously advantageous, as a whole, 
to supply authorities, otherwise they would not have adopted 
it. Wattless current is one of the disadvantages of the ty 
of supply; that is all. The true aspect of the matter is, as I indi- 
cated very briefly last time, just this: If any consumer is taking 
current at an abnormally low power factor, he should pay 
more for each unit he uses than a consumer who works at 
round about the average power factor of the system, and, 
correspondingly, anyone working at an exceptionally high 
power factor should be compensated by the supply authority, 
as Mr. Turnbull now suggests. I am sorry if I missed that 
meaning in Mr. Turnbull's first article, but I cannot see it 
there even yet. Perhaps it is another example of the student 
and the text-book. | el 
Suppose, for example, that one factory finds it convenient 
to use a number of individual drives with small motors, while 
another finds it better to use one large motor for each section 
or shop. The power factor of the former installation will 
clearly tend to be worse than that of the latter, if both sets 
of motors are equally loaded in proportion to their full output, 
and I agree that it may be fair to say to the user of the 
individual drives that part of the cost of his convenience 
must be a slightly higher cost of each unit he purchases from 
the supply authority. But to go to both consumers and 
say they must at their own expense improve their power 
factor to unity would be absurd. They know, if they under- 
stand the matter at all, that if they take electricity not at unity 
power factor the supply authority will look after its own 
interests by charging them accordingly. If the level of power 
factor is fairly uniform all round, and the supply authority 
wants to connect а number of additional consumers, but 
cannot do so because the limit of the capacity of its station 
is reached, then it might begin to argue for a general 
raising of power factor, but not til then. And even then 
the supply authority would have to realise that it, too, is 
part of the co-operative concern, and be prepared to pay at 
least part of the cost of procuring its own larger output. 
Until that extreme emergency occurs, let the general level 
of consumers pay at a rate which is just to them and to the 
supply authority, and let all unfairness be avoided by adopt- 
ing, in the case of specially low-power-factor installations, one 
of the methods available for power-factor 1mprovement. 
Strictly speaking, the matter ought to be carried much 
further, and а consumer ought to be judged by the useful 
horse-power output he manages to extract per ampere at a 
given pressure of supply. This would carry the problem over 
to direct-current motors as well as alternating-current motors. 
What must be done is to see that no consumer is un- 


fair to others. Let the highly skilled and fully in- 
structed (whether from text-books or not does not seem 
to matter much) station engineer decide what is a fair power 
factor and ећсіепсу for each consumer, and charge all alike 
so long as they do not perform inaterially worse than might 
be expected. If they do, then, and only then, go and reason 
with them, and touch their hearts with piteous appeals, and 
tales of how they are interfering with their neighbours’ 
comfort. 

What I thought wrong in Mr. Turnbull's statement about 
increased cost of plant due to low power factor I still think 
wrong. Не said that 50 per cent. power factor meant some- 
thing like a doubling of cost of supply plant. Mr. Turn- 
bull 18 very severe on professors and text-books for their lack 
of clarity and want of frankness; let him be at least reason- 
ably accurate himself! It is very interesting to hear of a 
switch costing £5,000, but that lias no bearing at all on the 
point of comparative costs. 

I have carefully read Mr. Turnbull's explanation of lagging 
current and of power factor. It does not contain anything 
with which those of us who have had to depend mainly on 
text-books are not already perfectly familiar, so that the text- 
books are not, perhaps, so dreadfully defective after all. It 
seems to be necessary to protest again when Mr. Turnbull 
says that the current is not all '' effective," and to point out 
that the wattless current he so much hates is absolutely 
essential to the motor, because without the flux produced 
by it the motor would have no torque, and would not be a 
motor at all. And let me repeat, even ad nauscam, tbat watt- 
less current is not supplied free; it is most distinctly paid 
for in every case— provided, of course, that the consumer is 
an honest man, and pays his bills. do not suppose Mr. 
Turnbull meant to suggest anything to the contrary. 

I am not impressed by the extract from Glover's 
Almanac, because it fails to state the relative importance of 
the saving to the total output of the station in question, and 
it fails to state the net saving in cost when the expense of 
installing the condenser is taken into account. We all know, 
of course, that power factor is a nuisance, but so is money, 
and so, for that matter, is life; yet we must put up with 
these things, and try to see them fairly and, as a whole, in 
proper perspective. Did anyone—certainly I did not—ever 
say that wattless current is either wasteless or costless?: 

If Mr. Turnbull is going to talk about current factor in- 
stead of power factor, let him take efficiency into account as 
well, and he will perhaps arrive at results that show that 
the much-belauded direct current is not necessarily so very 
'* respectable after all. 


August 29th, 1920. 


The Same Correspondent. 


May I be allowed to comment on Mr. C. H. Harvey's letter 
under this heading published in your issue of the 10th inst., as 
I am sure it will be helpful to your readers to promote a 
discussion on the subject of power factor, and it is to be 
hoped especially that engineers in supply undertakings will 
express their views. 

Mr. Harvey suggests charging on K.V.A. demand only (pre- 
sumably K.v.A.-hours), but I cannot see that this is апу more 
sound than to charge on kw. only or units, ав the total cost 
in the supply of electrical energy is not directly proportional 
to the kilowatt-hours nor to the kilovolt-ampere-hours, but 
is some point between the two, depending on the conditions 
of supply and the nature of the load. | 

Whilst it is not sound to charge on kilowatt-hours only— 
which will often benefit the consumer, especially those of 
low-power-factor load—it cannot be argued that to charge 
on K. v. A.- hours would be just to all consumers, as in this 
case the boot would be on the other foot, and would be to 
Ше advantage of the supply undertaking. 

То demonstrate the injustice of such a charge let us assume 
that the consumers of an undertaking are charged at a flat 
rate of 14. per K. v. A.- hour. The consumer with a load of 
100 kw. at unity P.F. would therefore pay 100d. per hour, 
whereas a consumer with 100 kw. load at 0.6 P.F. would 
pay 1674. per hour. In the first case the whole of the supply 
undertaking's plant is used to full advantage, but in the 
second instance, although the prime movers and boilers for 
all practical purposes would have the same load, the alterna- 
tors, mains, transformers, &с., would have to carry an addi- 
tional 67 K.V.A. | 

The 60 per cent. P.F. consumer is paying 167d. per hour, 
and could, therefore, take 167 kw. at unity P.F. for 167d., 
i.e., the same amount. It 1s obvious, therefore, that some- 
thing is amiss, as by keeping his demand in K.v.A. at the 
same figure and raising the power factor to unity he would 
actually get an additional 67 kw. of true energy or 67 units 
per hour at the same total cost; or, to put it another way, if 
he paid the supply undertaking on the basis of 167d. per 
hour for 100 kw. at 60 per cent. P.F., the supply authority 
would get out of paving for the generation cost of 67 Kw. 
of true energy. Whilst this would perhaps be a very happy 
State of affairs for the supply authoritv, it can hardly be 
considered a very favourable outlook for the consumer. A 
more equitahle state of affairs would be obtained if con- 
sumers were charged on the reading of an integrating meter 
recording, say, two-thirds kilowatt-hours and one-third k. v. A.- 
hours, and such meters have actually been built, and were 
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invented by Prof. Arnó. This proposition as near as апу- 
thing approaches in simple form an equitable basis of charge, 
if£, when designing the meter, the proportion of true units 
end apparent units is adjusted to suit the particular under- 
taking. On the other hand, to get down to basic conditions, 
the only method by which the consumer can be equitably 
charged is on K.v.4. demand as a plant rental charge and 
unit charge for energy. In determining the plant rental 
charge due consideration can be given to that portion of the 
plant which is unaffected by power factor. 
E. W. Dorey. 


Enfield. 
September 14th, 1020. 


I quite agree with Mr. C. Н. Harvey when he says in his 
letter on power factor, in your issue of the lOth instant, that 
it is ditlicult to follow the actions of alternating currents in 
our minds. Might I suggest, however, that the ditticulty is 
greatly increased by the use of the term“ wattless current?“ 
What, may I ask, is the origin of this term? If, for purposes 
of investigation, we consider an ulternating current as being 
split up into two components, one in phase with the E.M.F. 
and the other 90 deg. out of phase, we are quite in order 
in referring to the latter as the idle or "' wattless ” com- 
ponent of the current. 

This, however, is a vastly different matter to recognising 
the existence of a separate wattless current or even of that 
“extra current, by which, according to Mr. Harvey, the 
current is increased at all times, &c.”’ 

To add still further to the mystery surrounding this weird 
current, he goes on to tell us that it comes from nowhere; 
at least, it takes no power from the generator,“ it '' causes 
heat losses, and it * circulates through low-resistance wind- 
ings, maintaining a magnetic flux.” 

1 am afraid that Mr. Harvey's hopes of clearing the matter 
by this '" explanation " are doomed to disappointment. I 
would strongly advise him to banish entirely from his mind 
* wattless current ° as a term that has no significance. 

Mr. Dorey strikes the right note in his letter on the subject 
when he speaks of the  ''wattless leading component,” 
although in this case of power. 

'" Wattless component whether of current, E.M.F., or 
power, is a legitimate expression, of value in its right place, 
but '' wattless current has no place, and its use should be 
avoided. 

If we plot two curves representing E.M.F. and current in an 
A.C. circuit, and then plot a third whose ordinates are the 
products of the ordinates of the first two at corresponding 


instants of time, and in volts and amperes respectively this 
third curve will represent power in watts. 

If our F. M. r. and current curves are out of phase, parts of 
the power curve will be of opposite sign to the remainder, 
owing to the E.M.F. and current being of different signs at 
those times. 

Now, the mean power throughout a period is the average 
value of all the ordinates of the power curve, due regard 
being paid to sign; and а very little consideration will show 
that when the E.M.F. and current are in phase, the mean 
power will be the greatest for given values of these quantities. 

On the other hand, when a phase difference of 90 deg. 
exists, the mean power, a8 defined above, will be zero, inter- 
mediate angles of phase difference giving varying values of 
mean power between these two extremes. 

The above is, in brief outline, a method of explaining P.F., 
which should be understood without difficulty by anyone who 
can grasp the fact that the E.M.F.'s and currents really do 
alternate. 

The power curve should be plotted on a separate base line, 
as this emphasises the negative parts of it; and to prevent 
confusion with the lower halves of the F.M.F. and current 
curves, Which are sometimes erroneously called their negative 
halves. 

This method of explanation may be elaborated to any degree 
in accordance with the capacity of the person being instructed, 
but I have endeavoured to show, in а plain way, how this 
puzzling subject may be approached without the use of, 
usually, still more puzzling analogies and misleading terma 
like '' wattless current.” 

E. Freeman Smith. 

Dunfermline. 

September 19th, 1990. 


Engineers' Salaries. 


In a recent issue of the Review I noticed an advertisement 
for an engineer which stated '' University training preferred.“ 
The salary offered was little more than a bricklaver's. I con- 
sider it is high time that such adverts disappeared from any 
situations vacant" column. It would be very interesting 
to know the percentage of advertisers who have the qualifica- 
tions they expect from applicants. 

Disgusted. 

September 11th, 1990. 

[We are surprised that our correspondent is not content 
with a salary that is ‘‘ more than а bricklayer's." Does he 
want the earth?—Eps. Errc. Rev.] 


BUSINESS NOTES. 


Bankruptcy Proceedings. W. T. Ѕмттн, electrical and 
mechanical engineer, Victoria Street, and 60, Hampden Street, 
Bolton.—Last day for proofs for dividend, September 25th. 
Trustee, Mr. J. G. Gibson, Official Receiver, Byrom Street, 
Manchester. 

BERNARD ESMOND THOMAS, 12, Castle Meadow. Norwich, elec- 
trical engineer. This public examination took place on September 
18th, at Shire Hall, Norwich. Debtor returned his gross liabilities 
at £2,087, of which £2,035 were expected to rank. His asiets 
were estimated to produce £380, leaving a defficiency of £1,655. 
Debtor attributed his failure to taking work at too low a price; 
the employment of inexperienced elestricians ; and want of 
knowledge of business methods. Не started business in Norwich 
in September, 1919, with a capital of £250, and his unsecured 
liabilities included £1,650 in respect of loans. He stated that the 
money received in respect of these loans had been put into the 
business and in speculating in motor cars. He had drawn from 
X4 to £6 a week for his own expenses, The examination was closed. 


Trade Ánnouncements.— O wing to continual expansion 
the CAMBRIDGE AND PAUL INSTRUMENT Co., LTD., have decided 
to centralise their business organisation in London, and they have 
established head offices and showrooms at 45, Grosvenor Place, 
S.W.1. (Telephone: Victoria 7640). Users will be welcomed at 
these showrooms, which wlll contain a wideand varied selection of 
instruments, both scientific and industrial. A permanent exhi- 
bition of this nature is expected to make а wide appeal, as it will 
be convenient both for the foreign visitor on a tour of inspection, 
and also for the prospective buyer in this country, as they will be 
able to inspect apparatus in which they are interested, before 
purchasing. 

Мв. WOODLAND B. ERLEBACH is starting in business ав an elec- 
trical engineer and contractor at бд, Cork Street, Old Bond Street, 
W., апа he desires to receive manufacturers’ catalogues and price 
liata. 

Мв. J. MARTIN, electrician, has opened premises at 14, High 
Street, Dover. 

THE HOLLAND House ELECTRICAL Co., LTD. of 58, West 
Regent Street, С ( ago w, is about to reaume trading. 

MR. G. H. JAMISON, of 145, Wool Exchange, London, Е.С. 2, has 
taken up in this ccuntry the representation of La Metallogravure, 
a French concern which makes a special line of the production of 
ohemically-engraved name and address plates for attaching to 


machinery and instruments. The works at Asnières have an out- 
put of 80,000 plates per day, including many for use on electric 
motors, meters, precision instruments, automobiles, &o.; we have 
inspected a collection of name-plates in various metale, designs and 
oe We understand that prompt deliveries can be given on 
this side. 

Messrs. A. & E. Lower, of 668 and 670, Seven Sisters Road, 
South Tottenham. N. 15, have started an electrical branch to their 
works, under the management of MR ALBERT J. LOWER. Trade 
catalogues, show cards, &c , are desired. 

The Western Electric Co., Ltd. have appointed as their sole 
agents for Portugal, A EMPREZA ELECTRICA LUSITANA, LTD, 
Rua da Concsicao, 153, 1°. Lisbon, and Rua Ferreira Borges, 14, 1°. 
Oporto. 


Catalogues and Lists.—Mkssnas. H. TINSLEY & Co., 
Werndee Hall. south Norwood, 8.E. 25.—List No. 3 (8 ppJ, 
describing and illustrating a vernier potentiometer of new design, 
ard also accessories. Fully priced. 

THE SuN ELECTRICAL Co.. LTD., 118 and 120, Charing Cross 
Roa, W.C. 2.—A fully-priced catalogue (No. 309) of electric cables 
and wires, consisting of sections dealing with V. I. R. cables, tough 
rubber ca^les, flexibles, and bell and telephone wires. Also a leaflet 
(No. 310) describing and illustrating the Apex," а new departure 
in ironclad switchgear. 

Messrs. SIEMENS Bros. & Co., LTD., Palace Place Mansions, 
Kensington Court, W. 8.— Pamphlet A 550, Wireless Telegraphy 
for Ships (20 pp.) A publication dealing with Siemens quenched- 
spark system and standard spark sets. The booklet is well illusa- 
trated, and includes phutographs of complete cabinet-type stations 
for small ves: el. 

MR. S. H. RAWLINGS, 9, Victoria Street, 8.W.1.—Leaflet illus 
tratinz and describing the Tank box, made of strong tin-plate. 
with leather handle and straps. Priced. 

Messrs. WHITE, ЈАСОВҮ & Co., LTD.. Bayham Place, Camden 
Town, N.W. 1.—A collection of illustrated leaflets dealing with 
electric drills, reamers and blowers, magnetic chucks, &o., chiefly 
for D.C. 

THE OxTORD EpvucaTIONAL FILMS BSuPPLIES Co, LTD., 
439-441, Oxford Street, W. 1.—Illustrated leaflet giving a full 
description of the functions of the “Oxford ` portable kinema 
projector, which is being used by many large industrial firms for 
the display of motion pictures of their produots, 
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Company  Liquidations. — COMMEROI AL ELEOTRIOAI 
ACCESSORIES, LTD., Diana Place, Euston Road, London, N. W. 1.— 
In pursuance of Sec. 188 of the Companies (Consolidation) Act, a 
meeting of the creditors of the above was held on September 10th 
at the Institute of Chartered Accountants, Moorgate Street, E.C. 


The chair was ocoupied by Mr. Norman Bell, who had been - 


appointed by the shareholders to act as liquidator in the voluntary 
liquidation of the company. The chairman said that the company 
was a private limited liability conoern, which was registered on 
July 29th of last year. It was formed to take over a business of 
wholesale and export electrical supplies formerly carried on by 
Messrs. Tredegars, Ltd.. of Brook Street. The company took over 
the business as from April 1st, 1919. It had а capital of £20,000, 
divided into 10,000 7 per cent. cumulative participating preference 
shares, and 10,000 ordinary shares, all of the face value of £1 each. 
The original issue was 9,000 ordinary shares, and 4,998 preference 
shares, which were allotted to Messrs. Tredegars for the assets 
they transferred. Since that date, 1,902 preference shares had 
been issued for cash. During last year there was a big expansion 
in the business, and steps were taken to further extend operations 
by the assembling of electrical goods. The arrangements were 
fairly well in hand, when a disaster overtook the company by the 
death of Mr. A. Bartlett, one of the directors, who was drowned at 
sea while crossing to Brussels on business. As a result, the arrange- 
ments for the introduction of further capital fell through. Other 
attempts were made to introduce further capital in order to extend 
the business, but they were not successful. In May of the present 
year, the agreement with the managing director came to an end, 
and finally the present voluntary liquidation was decided upon. As 
liquidator he had entered into negotiation for the sale of the 
business as а going concern, If those negotiations fell through, 
there were other people who were willing to consider the proposi- 
tion. The assets woald be sufficient not only to pay the creditors’ 
claims in full, but to leave a substantial margin over for the 
shareholders. The liabilities amounted to £4,971, while the assets, 
exclusive of the goodwill, were valued at £7,077. The stock in 
trade had been valued at cost, while the book debts, which were of 
the face value of $3,300, had been written down to £1,800. Mr. 
Oliver Sunderland enquired if the accounts of the company showed 
a profit. The chairman replied that at the end of March there 
was а profit shown subject to the expenses in connection with 
certain litigation and bad debts. After allowing for those 
expenses, the trading showed a loss. He added that it was a good 
saleable stock, and generally speaking, the prices of most of the 
lines were on the up grade. The position was shortly discussed, 
and eventually it was decided that an application should be made 
to the Court for the appointment of Mr. W. Osborne, of Messrs. 
Corfield & Cripwell, Balfour House, Finsbury Pavement, E.C., to 
act as joint liquidator with the chairman, while a committee of 
three of the principal creditors was also nominated. It was also 
understood that if the negotiations for the sale of the business 
were carried through within the next 10 days, then the application 
to the Court for the joint appointment would not be proceeded 
with. 

BRITISH GAUGE MANUFACTURERS’ ASSOCIATION, LTD.— 
Meeting called for October 8th at 1, 2 and 3, Oxford Court, 
Cannon Street, E.C., to hear an acoount of the winding-up from 
the liquidator, Mr. B. G. Arthur. 

WENSLEYDALE Gas AND ELECTBICITY Co. LTD. - Meeting 
October 19th, at 7, Greek Street, Leeds. to hear an account of the 
winding-up from the liquidator, Mr. C. H. Wilson. 

RENEW ELECTRIC LAMP Co., LTD. - Meeting October 14th, at 
5, Chancery Lane, W. C., to hear an acoount of the winding-up from 
the liquidator, Mr. B. B. McCallum. 


Dissolutions of Partnmership.—PREMIER ELECTRICAL 
ENGINEERING Oo., electrical engineers, 19, Bull Close Lane, 
Halifax.—Mr. C. Pollard and Elsie Ingham have dissolved partner- 
ship. E. Ingham will attend to debts, and continue the business 


under the same style. 


Lead.— In their report, dated September 11th, MESSRS. 
G. Cawson & Co. state :— 


The market this week has been unsettled, and prices have declined. There 
is, no doubt, plenty of available lead in warehouse. Holders, however, prefer 
to retain it, instead of going to the expense of re-housing parcels later on. 
Arrivals last month were very heavy, totalling nearly 15,000 tons, but they may 
be lighter the next few weeks, as the Broken Hill Co. have declared some delay 
in their shipments. Meanwhile, Germany still continues to send in lead to 
this country. Shipments from Spain are also coming in, and good arrivals are 
expected during the month. France now appears to be receiving all the lead 
she requires, and is apparently shipping any surplus to this country. The 
demand for export and home consumption is exceedingly quiet, and some of 
the electrica] works are asking sellers to postpone deliveries Of lead. The 
Jock-out in the electrical shops continues, and at the moment there is no pro- 
spects of an early settlement. In fact, the dispute is now receiving the atten- 
tion of other branches of the Electrical Trades Union, and, should they decide 
on a sympathetic strike, the present poor consumptive demand for lead would 
be further affected. 


Messrs. JAMES FORSTER & Co. say: 


The Board of Trade Returns for August are :—Imports, 14,767 tons; exports, 
6,107 tons; leaving 9,660 tons for home consumption. 

At the present time, with the exception of a few inquiries for prompt Jead, 
the demand from consumers is on a very smal! scale, the existing labour 
troubles, combined with those that are threatening, naturally exercising a very 
depressing influence. With these difficultics out of the way and confidence 
restored, an active demand would soon be in evidence, with a corresponding 
rise in values, as the visible supplies and anticipated arrivals during the next 
few months certainly appear insufficient to mect an average consumption. 


New Lamp Works ia U.S.—The National Lamp Works 
of the General Electric Co., with main offices in New York, intend 
to erect two factories in Indianapolis for the manufacture of 
incandescent and automobile lamps, at an estimated cost of 
$2,000,000. The capacity of the plant is to be 160,000,000 lampe 
per annum. Reuter: Trade Service, 


Tenders for Hydro- Electrie Plant for Argentina.— 
Hydraulic turbines, high-tension generators, switohboards, trans- 
formers, cables, and other equipment required for two large 
hydro-electric plants in course of construction on the River Maipo, 
Argentina, have been ordered in the United States. Vickers, Ltd., 
quoted £20,000 for the turbines, and £44,000 for the generators, 
with delivery in 15 months. Boving & Co., Ltd., of London, with 
the Swedish General Electric Co., quoted for Swecish-made turbines 
£19,425, delivery eight months, and for generators £38,600, 
delivery 17 months, The American Pelton Wheel Co. and 
Westinghouse Оо. quoted $157,000 U.S. gold (вау, £39,250) for the 
turbines and generators, delivery nine montha.—77e Ironmonger. 


Trades Telephone Directory.—The directors of the 
BUSINESS TELEPHONE DIRECTORIES, LTD., 25, Lawrence Lane, E. C., 
inform us that they have concluded an agreément with the 
Postmaster-General under which they have the sole right of 
publishing a Classified Trades Telephone Directory for London. 
This directory will be known as “The Buff Book,” and will be 
published half-yearly in October and April. The classified Trades 
List of Subsoribers at the end of the present Post Office Telephone 
Directory will be discontinued, but under the agreement with the 
Post Office, a copy of the new directory will be supplied to every 
telephone subsoriber in the London area. 


Book Notices.— Te Electricity (Supply) Act, 1919, 
with Notes. By W. S. Kennedy, LL.B., Barrister-at-Law. London: 
The ELECTRICAL REVIEW, Ltd. Price За. 6d. net, post free 
За. 8d.—Whenever the British Parliament passes an Act, the 
question immediately arises : What does it mean? The Electricity 
Act of 1919 is no exception to the rule; and as its provisions have 
а very direct bearing upon the daily affairs of а very large number 
of electrical engineers and others engaged in, or associated with, 
the electrical industry, this small handbook will be generally 
welcomed. Had the author waited until the пей sections 
could be dealt with, his book might have been in time for the next 
generation—fortunately, he decided to carry on at once. The plan 
of the work is to give each clause ія extenso, and to append shrewd 
explanatory comments, in which the author does not hesitate to 
travel far afield and to criticise the drafting of the clauses freely. 
Appendices give the form of notices issued by the Commissioners, 
& memorandum for the guidanoe of bodies desiring to submit 
schemes, draft rules with respect to applications for speoial orders, 
Ko. The book will be especially useful to electricity supply 
authorities, both company and municipal, us well as to local 
authorities in general, manufacturers who have, or wish to have, 
their own generating plant, and others interested in the subject of 


the Act. 

"Motor OCyolists A.B.C.” Ву H. Wyatt. London: George 
Newnes, Ltd. Price 28. net. ; 

"Income-Tax for Year 1920-21: Bates, Relief, Repayment.” 
London: Fred. C. Mathieson & Sons. 2а. net.—This is a 66-page 
pamphlet on a subject of great importance to most of us. There 
is a reprint of the Income-Tax Portion of the Finanoe Act, 1920, a 
list of stocks taxable by assessment, and a useful index. 

“The Fireman's Handbook and Guide to Fuel Economy." By 
C. F. Wade, Pp.iv + 84; 29 illustrations. London : Longmans, 
Green & Co. Price 28. 6d. net. 

“The Motor Transport Year-Book.” Vol. V. 1920. London: 
Electrical Press, Ltd. Price 208. net. 


The Overtime Question.—The Bradford branch of the 


Amalgamated Engineering Union held a meeting on September 


12th, and re-affirmed their decision to maintain the ban on over- 
time; speakers advocated a strike for the enforcement of the 
demand for an advance of 6d. on the present irate of 1s. 104d. per 
hour. A strike in sympathy with the miners was also advocated, 
but neither of the proposals was embodied in a resolution. 


А Good Day for St. Dunstans.—As the result of a 
Charity Bowling Match, Anchor Cable Works v. Leigh and District, 
played on & recent Saturday afternoon, St. Dunstans Hostel for 
Blinded Sailors and Soldiers has reoeived & cheque for £106 188. 
A similar match played two years ago realised £62 ба. 1d. On 
both occasions the expenses were defrayed by the firm, thus 
enabling the Anchor Athletic Club to remit the gross proceeds. 


Foreign Trade.—AvcusT FigurEs.—The following are 
the values of imports and exports of electrical goods and machinery 


in August :— 
August, inc. or 8 months, 1920 
1920. dec. Inc. or dec. 
IMPORTS. & & R 
Electrical goods, xo. . . 147,844 4 75,434 + 45,724 
Machinery өөө eve 2,091,212 + 960,767 + 2,992,888 
EXPORTS. i 
Electrical goods, &0. ... 888,030 + 233,312 4- 3,757,542 
Machinery ee e 5,530,697 2,460,779 + 19,013,926 
RE-EX PORTS. 
Electrical goods, &c. ... 12,088 + 5,224 + 13,930 
Machinery iss „„ 167,840 + 62,648 + 585,644 


Catalogues Wanted.—Mr. E. C. Pratt, of Lannarth, 
Woodford Green, Essex, desires to receive catalogues of electrical 
goods, &с. 

Fire,—Au outbreak of fire, on Friday last, at the whole- 
sale clothing works of Mr. George Crossland, Huddersfield, was 
attributed to the overheating of an electric iron, the appliance not 
having been disconnected when work ended for the day. The 
outbreak was quickly extinguished by the fire brigade, 
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Social Events, — E. S. X. GARDEN PARKTV.— Тһе annual 
garden party and sports meeting of the Elliott Social Asso- 
ciation, in connection with Messrs. Elliott Brothers (London), 
Ltd., of Lewisham, was held on Colfe's Grammar School 
Ground at Eltham Green on Saturday, September 4th, when 
about 700 members and friends spent a very enjoyable time. 
The representatives of the company included Mr. W. O. 
Smith (president, E. S. A.), Sir Keith Elphinstone, K.B.E., and 
Messrs. L. W. and R. О. Smith, with their wives and friends. 
Lady Elphinstone opened the proceedings with a happy speech 
full of good wishes for all concerned, and was presented with 
a bouquet of pink carnations. ‘The sports programine included 
running and walking races, inter-departmental tug-'o-war 
(ladies and gentlemen), pillow fights, slow cycle race, obstacle 
гасе, bandsmen's race, and many others, including children's 
races, in all 23 events. An invitation to Messrs. Bieinens Bros., 
of Woolwich, resulted in their sending a tug-'o-war team to 
compete with Elliott's, and after a struggle the latter team 
won. Music was provided during the afternoon by the 
Lewisham National Reserve Band. Sweets, cigarettes, ices, 
fruit, and mineral waters were obtained throughout the after- 
noon at a stall in charge of some of the ladies from Century 
Works, and entertainments were provided, which included 
boat swings, cocoanut shies, houp-la, skittles, balloon smash- 
ing, roundabout, &c. Teas were provided in marquees. The 
prizes, which numbered 67, were given by the directors of 
Messrs. Elliott Brothers, and distributed by Mrs. R. O. Smith, 
who was presented with a bouquet of pink carnations. After 
the prize distribution dancing was in progress till 9 p.m. 

YORKSHIRE POWER Co.'s STAFF OuriNG.— The various staff 
engineers using motor cycles in connection with their work on 
the Yorkshire Electric Power Co. combined on Saturday, Sep- 
tember 4th, a somewhat strenuous reliability trial with a 
social outing for their wives and friends: Fourteen com- 
petitors, each with a lady passenger in the side-car, started 
from Thornes Mill on the Denby Dale Road, W akefield, and 
proceeded via Holmfirth, Dunford Bridge, "and Glossop to 
the lunch stop at Snake Inn." ‘This portion of the route 
comprised a non-stop section in. which. апу stoppages were 
penalised, and an observed hill" for which marks were 
given on merit of performance, and a ''secret check for 
time keeping. The test for all speed was based on an average 
of 17 miles per hour for machines up to 43 H.P. and 19 miles 
per hour for machines over that figure. After lunch the 
competitors restarted for the second half of the run, via 
Shefħeld and Wadsley Bridge to Cawthorne. "This section 
included a test for“ quick starting,” a second observed hill, 
and an intermediate checking point for tnne. All the com- 
petitors completed the course, and the results of those leading 
were very close indeed. 

Awards were шуеп for the highest individual marks ob- 
tained, and resulted as follows :— 

First Prize.-- Plated muttn-dish, presented by Mr. W. B. уоп the 
company's engineer and manager, to Mr. W. Evers (P. and M.). 


Second Prize.-- Handle-bar watch, which was presented to Mr, A. W. 
Usher (P. and M.). 


Third Prize. - Handle-bar mirror, which was presented to Mr. S. R. Siviour 
(P. and M.). 


Fourth Prize.—Handle. bar muffs, presented to Mr. R. C. Hatton (B.S.A.) 


The special prize of a Cowey mechanical born was presented 
by Mr. F. J. Brown to the P. & M. machine with the least 
variation in time at the two intermediate checks, and it was 
also won by Mr. W. Evers. The“ Team Prize“ was carried 
off by the construction department with the highest aggre- 
gate of marks. 

At Cawthorne other members of the staff met the party, and 
joined them at tea. ‘The arrangements for the trial 
were in the hands of Mr. H. Fraser, chief marshal, assisted 
by Messrs. W. B. Woodhouse and P. Furness as judges, Mr. 
А. A. Field as time-keeper, and Messrs. G. Melton, F. J. 
Stevenson, E. S. Prior, and J. Asquith as observers. Mr. 
5. К. Siviour was the organising secretary. This is the second 
reliability trial which the company’s motor cyclists have 
carried out, and it is hoped to make it an annual event for 
the future. 


~ The New Zealand Electric Railway Contract.— H.M. 

Trade Commissioner at Wellington, New Zealand, has re- 
cently cabled to the Department of Overseas Trade the award 
of a contract to the English Electric Co., for the electrifica- 
tion of a section of the Midland Railway of New Zealand. 
He adds that special importance is attached to this contract as 
it was obtained on the merits of the tender in the face of 
strong American competition. We made brief. reference to 
the matter in last week's ELECTRICAL REVIEW. 

The section to be electrified is known as ‘ Arthur's Pass.” 
It is the connecting link between the Governinent railway 
вуѕіет and the east coast and west coast of South Island. 
At present the whole of the railways in New Zealand are 
steam operated, and it is not proposed at present to electrify 
more than the section covered by. this contract. The im- 
portance of awarding the first contract to a British firm will. 
therefore, be appreciated. The section to be electrified in- 
cludes a tunnel over five miles long and three steel bridges, 
the rest of the section consisting of earthworks. A great por- 
tion of the section is on a grade of 1 to 33, and the summit 
is about 2.400 feet above the sea level. Considerable snow 
falls in some winters, as much as 5 ft. having been exper 
enced. The contract includes the provision of the power 
plaut, the tunnel lighting installation, the overhead transmis- 


sion line, and the complete equipment for the electrical opera- 
tion. of the section of the railway referred to. ‘The system 
to be used is 1,500 v., D.C. overhead contact. The power 
house must be at Ойга Station, which is 1,200 ft. above sea 
level, and the power will be generated by geared turbine 
direct-current sets. ‘The boilers, it is proposed, should be 
operated on dust fuel in order to utilise the product of a 
number of local coal mines at which coal is raised which is 
too tine for ordinary consumption. 


А Proposal for a Canadian National Electric code.—A 
Canadian correspondent writes: British exporters of electrical 
material to the Canadian market may be interested in the 
proposal which is now being made to technical bodies in the 
Dominion having in view the establishment of a Canadian 
National Electric Code, and suggesting the appointment of a 
small committee to make a preliminary report on the matter. 

At the present time matters having regard to electrical 
inspection are in the hands of tlie fire insurance companies 
identified with the Canadian Underwriters' Association, Aineri- 
can standards being in force, and all electric lighting material 
has to bear the label of the Chicago laboratory. "The question 
is being canvassed whether, in the possible event of a Canadian 
code being drafted, it should be a copy of the American re- 
gulation, and also whether in such event it would still be 
necessary to have materials and fixtures tested by an American 
laboratory. 

The proposal is supported by, among others, the Royal Archi- 
tectural Institute of Canada. 

It should not be forgotten, in this connection, that a British 
Testing Laboratory is in process of formation—but the Board 
of Trade has taken a hand in the matter, and consequently 
progress i8 slow. 


Hydro-electric Power Works of the Tasmanian Govern- 
ment.—Messrs. Boving & Co., Ltd., London, inform us that 
at the beginning of this month they secured an order from the 
Tasmanian Government for a further two 8, 000-R. H. P. water 
turbines, in connection with the extensions to their“ Great 
Lake " hydro-electric power station. When these two 
machines are installed, there will be & total of nine, all of 
which will have been supplied by Messrs. Boving, and the 
station will then have been completed. 

The main generating equipment installed or on order, con. 
sists of two 5,000-B. H. P. water turbines, coupled to generators 
supplied by the British Westinghouse Co., together with 


seven 8,000-в.н.Р. water turbines coupled to generators sup- 


plied by the International General Electric Co., or a total of 
66,000 B. II. p. in all. 

The water turbines, which are of the single-wheel Pelton 
type, with two jets, work under a total net head of 1,015 ft., 
and it is especially interesting to note that the 8,000-B.H.P. 
extension sets—all of which are duplicates—are by far the 
largest Pelton wheels ever manufactured їп this country. 
Messrs. Boving are to be congratulated on their demonstration 
that there is no need to go abroad for large water turbines. 


An Inquiry from Bergen.—H.M. Consul at Bergen 
reports receipt of an application from a local firm who wish 
to be placed in touch with United. Kingdom manufacturers 
of electrical machinery, dynamos, motors, electrical fittings 
and elevators. The firm have for some time represented two 
Swiss firms, but these having proved unsatisfactory in de- 
livery and business methods, it is desired to open up new 
connections with British firms, with whom little or no busi- 
ness has been transacted in this class of goods. 

The name and address of the Bergen firm referred to, with 
particulars as to their capital, &c., will be furnished by the 
Department of Overseas Trade to United Kingdom manufac- 
turers interested on application. 


Patent Extension.—A petition for the extension of the 
term of the Patent No. 15,599, of 1903, granted to Valdemar 
Poulsen, haa been made by C. Hage, the British and Overseas 
Engineering Syndicate, Ltd., and the Poulsen Wireless Telegraph 
Co., Ltd., and will be heard on October 20th. 


Manufacturing in Australla.— In the House of Repre- 
sentatives, Mr. Hughes (the Prime Minister) announced that the 
Federal Government proposed to offer inducements in order to 
encourage the manufacture of engines and aeroplanes in Australia. 
The Federal Government would not hesitate to offer a substantial 
bonus for this purpose.— Heuter'« Trade Nervice (Melbourne). 


New Spanish Electric Welding Company.— Under the 
title of Compania Soldadora Electrica de Espana, a new concern has 
been constituted at Bilbao, with a capital of 500.000 pesetas, for 
the purpose of exploiting а patent for the welding of metals by 
electricity.— /tc»ster's Trade Service, 


New Belgian Electric Lamp Co.—A company has been 
formed at Brussels. with а capital of 2.C00, 000 fr., under the style 
of the Société Belge pour la Fabrication de Lampes El¢ctriques 
C. E. B., for the manufacture of electric lamps. Its offices are at 
4, Montagne du Pare. 


Copper and Lead Prices,—Mrssns. F. SMITH & Со! 
report, September І Нһ :--Соррег (Electrolytic) Bars. £115. £ 
increase ; do. sheets. no change: do. wire, rode, £134. £1 increase: 
do. F. G. wire. le. 14d. àd. increase. 

Messrs. JAMES & SHAKESEFEARE, report, September [5th :— 
Copper bars (best selected), sheets and rede. £165, £2 noreas:; 
English pig lead, £27, £1 decrease on last week в quotati ns. 
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„The Engineering Dispute.— On Saturday last the elec- 


tricat Trades Union gave notice that its members would be 
withdrawn from the electricity supply, tramway. and railway 
undertakings on Saturday next (to-morrow) unless the lock- 
out notices were suspended. 'Тһе employers, on the other 
hand, declared that they hud no intention of suspending the 
notices or of submitting the matter to a court of inquiry. 


The Court, as constituted by the Ministry of Labour, com- 
prises the following members: Sir David Harrel (chairman), 
Mr. J. N. Bell, Col. J. M. Denny, Messrs. John Hodge, M.P., 
T. B. Johnston, Owen Parker, and W. F. Purdy. Mr. Н. W. 
Meikle, of the Ministry of Labour, is the secretary. 

The terms of reference are: Jo inquire into the causes and 
circumstances of the dispute which has led to a strike of the 
members of the Electrical Trades Union employed at the 
establishment of Cammell Laird & Co., Ltd., Penistone, near 
Sheffield, and to a lock-out of the members of this union 
in the employment of firms members of the Engineering and 
National Employers’ Federations, with special reference to 
the position of foremen as regards trade union membership 
in the engineering industry, and report thereon." 

The court commenced sitting at St. Ermin’s Hotel, West- 
minster, on Tuesday. It is compulsory on both parties to 
attend the inquiry and produce such witnesses and informa- 
tion as the Court may desire. There was a full attendance of 
the members of the Court. Тһе Engineering and National 
Employers’ Federations were represented by Sir Allan Smith, 
and the Electrical Trades Union by Mr. J. R. Rowan, the 
general secretary. Considerable progress was made in eliciting 
the facts which led up to, and were connected with, the strike 
of the inembers of the Electrical Trades Union employed at the 
establishment of Cammell, Laird & Co., Ltd., Penistone, on 
Friday, July 2nd. Nine witnesses were examined, including 
foremen, shop stewards, chief electrical engineer and manager. 
Although the proceedings were not open to the public gener- 
ally, a large number of representatives of the Engineering and 
National Kmployers’ Federations, as well as members of the 
Electrical Trades Union and other unions, was present. The 
Court sat again оп Wednesday morning and examined wit- 
nesses; it adjourned at one o'clock to enable the E. T. U. 
executive to meet the London employers and was to meet 
again on Thursday morning. 


The Engineering and National Employers' Federations have 
issued a statement of their case, to the following effect :— 

The question raised by the union involves the fundamental 
principle whether employers are entitled to appoint foremen, 
whether they belong to a union or not. The policy of the 
union is to secure that all those in a position of authority 
over members of the Union should be themselves members 
of а trade union and subject to the discipline of the union. 

In connection with the suggestion of the Minister of 
Labour, that the Federations should suspend the lock-out 
notices in view of the Court of Inquiry which is to be in- 
stituted, it is clear that if the Federations were to suspend 
the lock-out notices— which were issued only after many 
weeks of patient negotiations had failed to end the dispute— 
the Federations would have been involved in the admission 
of the principle that their responsibility in the management 
of industry must, in all cases of dispute, be subject to the 
report of an outside inquiry appointed by the Government. 
The conduct of industry in such circumstances is hopeless. 
The principle involved affects not only the electrical industry, 
but all other branches of industry. It is fundamental. It 1s 
a challenge of the employers’ right to exercise their functions 
of management.” 

The Huddersfield branch of the Electrical Trades Union has 
published in the local newspapers what might be termed a 
'" black list, comprising the names of all local employers 
who are members of the Engineering Employers’ Federation. 
The list includes most of the local enginering firms of all 
classes. 

The members of the E.T.U. who have been locked out in 
Birmingham (2,200) passed a resolution at a mass meeting 
on Friday last demanding that the Executive Council 
of the union should withdraw the whole of the members 
throughout the country. Mr. A. Beardmore, district secretary 
of the union, stated that if the Executive Council took the 
national step deinanded, the number out of work would be 
doubled; blacklegging would be impossible, owing to the 
attitude taken up by the Electrical Power Engineers' Associa- 
tion. | 

The effect on Birmingham and Midland industry had not, 
up to the beginning of the week, been appreciable. In some 
instances work could not be commenced at so early an hour 
ав usual, but apart from this, little difficulty was experienced. 

A correspondent informs us that last week-end only a small 
number of men (under a hundred) were involved in the 
electrical lock-out at Liverpool, but it was feared that the 
trouble might extend. | 

It is estimated that there are altogether 90,000 workers in 
electricity undertakings, railways, and tramways in the 
London area. The Engineering and Shipbuilding Trades’ 
Federation has advised its affiliated members to refrain from 
doing work hitherto undertaken by members of the Electrical 
Trades Union, or to work with non-union men, or with power 
supplied by non-union labour. 

The Executive of the E.T.U. has motiſied the secretaries of 
hospitals that labour will be supplied free to maintain the 


supply of light and power, if they will arrange to install tem- 
porary generating sets on their premises. 

The National Joint Industrial Council for Electrical Under- 
takings held a meeting on Wednesday afternoon to discuss the 
situation. There were present representatives of the Incorpor- 
ated Municipal Electrical Association, the Incorporated Asso- 
ciation of Electric Power Companies, the Conference. of the 
Chief Officials of the London Electric Supply Companies, the 
Provincial Electric Supply Committee of the United Kingdom, 
the Electrical Trades Union, the Amalgamated Engineering 
Union, the Amalgamated Society of Gas, Municipal. and 
General Workers, the National Amalgamated Union of Engine- 
men, Firemen, Mechanics, Motormen and Electrical Workers, 
the National Amalgamated Union of Labour, the National 
Union of General Workers, and the Workers’ Union. 

After a lengthy discussion the following resolution was 
adopted and was communicatel to the Minister of Labour: - 

“ At a meeting of the National Joint Industrial Council for 
the Electricity Supply Industry held on September 15th, 1990, 
at the request of the Ministry of Labour, it was agreed that 
tbe Electrical Trades Union should be recommended to sus- 
pend their strike notices until after the Court of Inquiry has 
reported to the Ministry of Labour, and it was also agreed 
that the E. T. U., having intimated to this Council that they 
are prepared to withdraw the question of principle arising out 
of the Penistone dispute, this intimation be regarded as an 
acceptable basis of settlement, and it is, therefore, recom- 
mended that the Engineering Employers’ Federation should 
withdraw their lockout notices and the Union instruct their 
members to resume work immediately.” 

The Trade Union Congress passed а resolution condemning 
the refusal of the employers to withdraw the fock-out notices. 

At а meeting ef representatives of seven unions connected 
with electrical generating stations, on September 9th, it was 
resolved to ask the executives to give seven days’ notice to 
cease work if the Employers’ Federations refused to withdraw 
their lock-out notices pending the result of the inquiry of the 
Ministry of Labour. The E.T.U. and the E.P.E.A. were re 
presented at the meeting. | 

Electrical workers in the Port Talbot district on Friday last 
tendered twenty-four hours' notice to cease work ав a protest 
against the Steel Smelters' Union accepting one of the elec- 
tricians as а member of their union. If a settlement is not 
effected, it will throw 2,000 workpeople out of employment. 

In a circular letter the general secretary of the Electrical 


. Power Engineers' Association, Mr. W. A. Jones, has made a 


statement with regard to the policy of the Association. He 
states that this Association was founded by the staff men in the 
electricity supply industry to enable them to take advantage of 
the benefits which could be obtained by collective bargaining, 
and to further this object they registered as a trade union, 
and definitely took their place in the industry as an employés' 
organisution. In order to meet the needs of all grades of 
staff men, it was necessary to lay down in the constitution as 
a definite principle that they would always adopt consti- 
tutional methods in their dealings, and if extreme action was 
ever resorted to it would be only after every other method 
had been tried and had failed, and the members concerned 
had agreed by a very large majority that such action was the 
only other alternative available. 

In the interests of the industry, it was not desirable that it 
should be involved in every dispute in every industry, and 
because they were not able to remain neutral when a strike 
was in operation they intended to use whatever influence they 
possessed to get disputes, which did not primarily affect the 
industry, settled peaceably before the industry was involved. 

If, on account of one of the parties rejecting a peaceable 
method of settlement, or refusing to make use of fhe regu- 
larly constituted machinery for the purpose, the dispute spread 
io the electricity supply industry, then the responsibility must 
rest with the recalcitrant party, and the E.P.E.A. would: act 
in а way calculated to promote a settlement by negotiation, 
and would throw its weight into the scales on the side of the 
party which consented. This was the guiding principle of the 
Association. The E. P. E. A. recognised that as a trade union 
it was not entitled to give a verdict on the merits of a parti- 
cular dispute, nor did it desire to do so any more than it 
desired other unions to pronounce a verdict on the merits of 
its own disputes, but it had a right to apply this fundamental 
principle which aimed at encouraging the use of machinery 
instead of force wherever possible. 

When the present dispute between the E.T.U. and the Engi- 
necring and National Employers’ Federation threatened to 
reach a deadlock the Association urged the two parties to refer 
the matter to arbitration, and asked the Ministry of Labour to 
intervene and prevent it spreading. The Minister of Labour 
offered to set up a court of investigation, and the E.T.U. 
agreed to accept it, but the employers’ side refused. 

The Association could not be а judge of the merits of the 
original trouble, that was a matter for the court of investiga- 
tion; but it was concerned by the refusal of one of the 
parties to accept a just and constitutional method of settle- 
ment, and by its refusal involving another industry which 
ultimately might affect millions of people. | 

The Fulham Borough Council convened а conference of all 
the local authorities in Greater London owning electricity 
undertakings for the 16th inst. at the Fulham Town Hall 
to meet the Executive Council of the E.T.U, 
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LIGHTING AND POWER NOTEs. 


Accrindton.— New SrATION.— At a meeting of the 
Aocrington Eleotricity Committee & communication was read from 
the Electricity Commissioners referring to the application of the 
National Electric Supply Co. for permission to construct a 
generating station on the south bank of the River Ribble. The 
Commission desired to learn whether the Oorporation wished to 
submit any observations as to the site of the proposed station. 
It was resolved that the Commission should be informed that the 
Corporation wished to protest against the proposal to erect the 
station in question, in so far as any future proposal or order might 
throw any financial burden or responsibility upon the borough or 
its electricity undertaking.— Northern Daily Telegraph. 


Aldershot. — Bunk SuPPLy.— The War Office has 
informed the Urban District Council that it cannot accede to 
the request to supply electricity in bulk from the Camp station. 
This means an expenditure of £21,000 on new plant, &c., but the 
Council is approaching the Commissioners with the object of 
bringing pressure on the War Office to give the supply asked for. 


Bedford. — STRIKE AVERTED.—The Electricity and 
Public Lighting Committee, having agreed to recommend the 
Council to ante-date payment of bonus to the power station staff to 
January lst, the notice of withdrawal, to take effect on September 
10th, was not acted upon. 


Blackpool.— Loans.—The Town Council has decided to 
apply for sanction to borrow £1,250, for the doubling of a length 
of tramway track in New Road, and £30,000 for new mains, distri- 
butors, transformers, and other servioes required in the eleotricity 
undertaking. 

Bradford.—W AGES SE&TTLEMENT.—All engineers in the 
employ of the Corporation have had their wages increased up to & 
minimum of 28, per hour, and retrospective to March 29th. The 
Industrial Council’s award with reference to employés in the 
eleotricity and tramways departments has also been accepted by 
the War Wages Committee. 


Burnley.—ExTENSIONS.— The Council has sanctioned 
the placing of & contract for extensions with the English Electric 
Oo., Ltd., for £107,400, but the question of what will happen 
respecting future development will depend upon what proposals the 
district authority can agree to for effecting an improvement in the 
organisation of the supply of electricity throughout the distriot. 
The Electricity Commissioners propose to hold an inquiry some time 
after September 30th to receive a scheme for electricity supply in 
the Mid-Lancashire district, and at the present time the District 
Committee is busily engaged preparing the scheme. Applications 
from large power users have again been refused owing to the limited 
capacity of the existing plant. The department will be put to & 
severe strain during the coming winter to maintain continuity of 
supply during peak loads. 


Cheriton, — PUBLIC Ілантгхо. — The Urban District 
Council has asked the Folkestone Electricity Co. for an estimate 
for lighting the town by electricity in place of gas. 


Colchester.—STRIKE AVERTED.—The staff of the Cor- 
poration electricity works threatened a stoppage of work on 
Tuesday, September 14th, if their demands for tho £30 bonus were 
not acceded to. Ultimately the men agreed to negotiate on the 
question, and the threatened strike was abandoned. 


Dover.—Loan SancrioneD.—The Town Council has 
received sanction to a loan of £20,067 for new plant. 


Dublin.— REDUCTION or EXPENDITURE.—To meet the 
position arising on the Government's decision to withhold over 
£200,000 in grants, the Corporation, last week, decided to reduce 
expenditure and defer payment of 25 per cent. wages and salaries. 
As applying to public lighting the saving in the current year's 
expenditure under the order will be £15,000. 


Dundee, — TUMMEL VALLEY ScHEME. — The Dundee 
Courier reporta that efforts are being made to float a com- 
peny to carry out the Tummel Valley electricity project. It 
wil be remembered that the Dundee Corporation had to 
abandon the idea, owing principally to the large amount of 
capital expenditure involved, about £1,000,000. A proposal 
that an electricity authority comprising representatives of 
Dundee, Perth, Forfar, Arbroath, and other authorities should 
be formed to deal with the matter, has been in abeyance for some 
time. Already a sum of £50,000 has been subscribed for the 
purpose of promoting a Parliamentary Bill authorising the work. 
The capital of the company, it is stated, will be £3,000,000. 


Edinburgh,.—Nxw Station.—At the new station at 
Portobello the steel construction work for the turbine house is now 
complete, and awaits the superatructure. In this building will be 
installed three 10,000-kw. turbo-generators and switchgear. While 
the initial capacity will be 30,000 Kw., there will be room for 
development to 100.000 Kw. The boiler house will be situated to 
the north of the turbine house. The first set of turbo-generators 
will be ready at the end of December, and the last by the end of 
February, and the Committee is hurrying on the building so as to 
bə able to house them. Оп the seaward portion of the site opera- 
tio as are proceeding for the construction of three tunnels for the 
conveyance of the water for the condensers, and oonsiderable 
progress has been made with this wosk, 


Hatfield.—Orrer or SuPPLY.—The North Metropolitan 
Electric Power Supply Oo. is about to lay mains from Hertford to 
St. Albans ria Hatfield, and offers to supply the town if local 
support warrants it doing so. 


Indla.— KARACHT Power SrATION.— The Indian Textile 
Journal atates that the capital for doubling the generating capacity 
of the Karachi Electric Supply Corporation's plant has been nearly . 
three times over-subeoribed. The station is equipped with Diesel 
engines, the plant comprising one 100, two 240, and one 320- B.H.P. 
engines, all built by Messrs. Mirrlees, Bickerton & Day, Ltd. It is 
stated that the plant is to be augmented by three further units of 
320 B.H.P. 

New Hypko-ELEcTRIC ProJect.—Further information regard- 
ing the Nilgiris electricity scheme shows that the conditions as to 
the conceasion agreement, as well as the licence from the Govern- 
ment, are practically settled with Messrs. Tata Sons, Ltd. The 
project, as far as the hydro and generating plant are concerned, is 
completely planned, and the transmission lines and receiving station 
have been designed. А tract of land has been purchased on the 
north boundary of Coimbatore city as the aite for a receiving 
station and for new industries which may ba developed and become 
consumers of electric energy. The project is capable of developing 
up to 20,000 н.р. for delivery to consumers. At the outset the 
generating station will be equipped for the supply of 7,500 H.P. 
That representa the initial stage. The receiving station for Ooty 
will be at Charing Cross, where the pressure will be reduced from 
60,000 to 3.000 volts.— Indian Tertile Journal. 

SIVASAMUDRAM UNDERTAKING.—The latest report of Mr. 8. G. 
Forbes, chief electrical engineer to the Mysore State, shows that the 
total quantity of power generated at Sivasamudram in 1918-19 was 
102,530,000 units, an increase of 4,442,100 units The oost of 
generation, including proportionate interest, depreciation, and 
administration charges on the capital cost of plant, buildings, &c., 
was ‘0777 аппа per unit, Adding 0122 anna to the above on 
account of the allowance for margin of safety, the total oost of 
generation per unit was 09 anna per unit. The total capital 
of the Cauvery power scheme up to the end of 1918-19 was 
Rs. 1,20,38,443. The net profits of the scheme, less depreciation 
fund and interest at 4 per cent. on the capital outlay, were 
Ва. 1,50,15,549.—Jndian Tertile Journal, 


Knaresborough. — LicHTING Economy.— Ав a pre- 
cautionary measure against the threatened coal atrike, it has been 
decided that only part of the town shall be lighted at night for 
the present, and that the fall lighting shall not be resumed till a 
settlement of the dispute is reached. 

WATER-POWER SCHEME.—Negotiations are proceeding between 
the Urban District Council and Messrs. Vickers, Ltd.. with regard to 
the possibility and cost of a scheme for utilising the water power 
of the Nidd at the weir for supplying the town with electricity. 
The Council has not definitely embarked on a scheme, but is 
inquiring principally as to the cost of the project. An expert 
suggests the provision of flaah- boards 1 ft. deep on the crest of 
the weir, which would give a 10 per cent. increase of power, but 
would probably put the boating landing stage under a few inches 
of water. The most economic position for housing the plant is 
the turbine house at the linen mill of Messrs. Carson, and the 
Council has decided to approach the firm on the matter.— Yorkshire 
Observer. 


Leith. YEAR’s WorRKING.—As a result of the working 
of the Corporation electricity department for the year ended May 
81st, the previous year's deficit was paid off, and а net balance of 
£6,174 remained. 


London.—L:icHTrING Есохомү.—Їп order to conserve 
the present coal stocks as far as lies in their power, many of the 
largest London firms have given instructions for their electrically- 
illuminated signs to be switched off until further notice. As the 
signs are numerous and of large dimensions, а great economy will 
be effected by this means. ' 

FoLHAM.—The Borough Council has receivei sanction from the 
Electricity Commissioners to the borrowing of £5,577, the cost of 
"linking up" with the Hammersmith undertaking, and £5,593 for 
mains and transformers for other purposes. 


Lurgan.—LoANs.—The Council has decided to apply to 
the Local Government Board for sanction to several loans, including 
£25,000 for an electric lighting scheme, and £4,000 for conversion 
of power at Castor Bay from steam to electricity. 


North-West Midlands Electricity District.—Notice is 
given that the Eleotricity Commissioners have provisionally 
determined that the undermentioned area shall be constituted а 
separate electricity district for the purposes of the Electricity 
(Supply) Act, 1919, that is to say : — 

So much of the County of Chester as is included in the Municipal 
Boroughs of Congleton and Macclesfield; the Urban Districte of 
Alsager, Bollington, Buglawton, Sandbach, and Yeardsley-oum- 
Whaley ; and the Rural Districts of Congleton, Disley, and Macoles- 
field. 

So much of the County of Derby as is included in the Urban 
District of New Mille; the Rural District of Hayfield. 

So much of the County of Salop as is included in the Municipal 
Boroughs of Bridgnorth, Shrewsbury, and Wenlock ; the Urban 
Districts of Church Stretton, Dawley, Market Drayton, Newport, 
Oakengates, and Wellington; the Kural Districts of Atcham, 
Bridgnorth, Chirbury, Church Stretton, Drayton, Newport (Salop), 
Shifnal, and Wellington ; the Parishes of Lydham, Mindtown, More, 
Norbury, Ratlinghope, Shejve, and Westnor, in the Rural District 
of Clun, 


ө * 
ltr su eria LE ——.—.—̃ñ— — TE TIE — — — r —˖＋r⏑ð⁰1r̃— Уа 


Vol. 87, No. 2,84, Вкрткмвав 17, 1920. THE ELECTRICAL REVIEW. 


811 


EE ааа ааа ааа SO ee el 


Во much of the County of Stafford as is included in the County 
Boroughs of Stoke-on-Trent, Walsall, West Bromwich, and Wolver- 
hampton ; the Municipal Boroughs of Lichfield, Newcastle-under- 
Lyme, Stafford, Tamworth, and Wednesbury ; the Urban Districte 
of Amblecote, Audloy, Biddulph, Bilston, Brierley Hill, Brown- 
hills, Cannock, Coseley, Darlaston, Kid«grove, Loek, Perry Bar, 
Quarry Bank, Rugeley, Sedgley, Short Heath, Smallthorne, Stone, 
Tettenhall, Tipton, Uttoxeter, Weinesfleld, Wednesfield Heath, 
otherwise Heath Town, Willenhall, and Wolstanton United ; the 
Rural Districte of Blore Heath, Cannock, Cheadle, Dudley, Gnosall, 
Kingswinford, Leek, Lichfield, Mayfield, Newcastle-under-Lyme, 
Seisdon, Stafford, Stoke-on-Trent, Stone, Tamworth, Uttoxeter, 
and Walsall and those parts of the Rural District of Tutbury known 
as Tutbury Rural District detached No. 1, and Tutbury Rural 
District detached No. 3; and the Parishes of Blymhill and 
Weston-under-Lizard. 

Objections and representations may be made in writing to the 
Secretary, Electricity Commission, Gwydyr House, Whitehall, 
London, S.W. 1, not later than January 31st, 1921. Notice will 
be given of the date on which the local inquiry into the existing 
organisation for the supply of electricity in the district outlined 
above, is to b» held. 


Oldham.—Cootinc Towers.—The Electricity Com- 
mittee proposes to erect additional water-cooling towers at the 
Greenhill generating atation. 


Oswestry. OVERHEAD Mains.—The Town Council at 
& recent meeting adopted the recommendation of the General 
Purposes Committee to refuse permission to the Oswestry Light 
and Power Co. to erect overhead lines. 


Peterborough.—Position or UNDERTAKING.—At the 
last meeting of the City Council, on September 10th, Sir R. 
Winfrey directed attention to the serious position of the electricity 
undertaking as revealed by the accounts for the previous month. 
He noticed that in July there was an increase in the units sold of 
4,007 over the corresponding period in 1919, but eleotricity was 
costing the Council two and a-half times as much this year as it 
did two years ago. Discussing the reasons, he pointed out that it 
now took 114 lb. of ooal to produce a unit of electricity, whereas 
last year it occasioned a consumption of 8} lb. only, and in 1918, 7 Ib. 
The result was that whereas last year in July there was а surplus 
profit, withont reckoning the amount for interest and repayment 
of loans. of £290, this year there had been a loss of £319, making 
a difference of over £600. If that went on month by month it 
would work out at а loss for the year of £9,300. 


Plymouth. — ELECTRIC COOKING. — At a meeting of 
the Corporation Electricity Committee, a letter was read from 
the secretary of the Electrical Trades Union suggesting that 
cooking by electricity be adopted in all the cookery centres, and 
that, prior to any school being renovated, electricity be installed 
for heating and illuminating. It was agreed to inform the Union 
that the Committee will give careful consideration to this matter 
when opportunity arises. 


Sabden.—W ATER-POWER ScHEME.—At a Parish Council 
meeting, on September 9th, the question of the production of 
electricity by water power for illumination and other purposes was 
discussed. The chairman said several places in the North were 
now economically and effectively illuminated by electricity pro- 
duced in this way, and a local deputation had visited one such 
installation and had reported very favourably. Sabden had natural 
advantages in water supply. It was decided to obtain expert 
opinion on the subject. 


Stafford.— AGREEMENT wrrH (СомрАХҮ. — The Town 
Council has completed negotiations and approved of an agreement 
with Messrs. W. H. Dorman & Co., Ltd., for the supply of electricity to 
the oom pany’s factory in Foregate Street, Stafford, and tothe proposed 
new factory at Littleworth. The agreement, which is for a term 
of seven years from March Ist, 1921, provides that during its con- 
tinuance the company is not to take power from any other person 
nor to put down a power house of its own (save in exceptional 
circumstances), the company to loan the Corporation such a sum 
not exceeding 25,000 as may be required for the laying of a high- 
tension cable to the company's factory at Littleworth, this sum to 
be repaid to the company by way of a rebate of 20 per cent. on the 
amount of the annual accounts, 


Stratford-on-Avon. — PROPOSED MUNICIPALISATION, — 
The Electricity Co. has offered to sell the undertaking to the Corpora- 
tion for £10,000, and the matter has been referred to the Electricity 
Committee for consideration. Two previous offers have been made 
to the Town Council to acquire the undertaking —flrst for £20,000 
and later for £13,000 or £14,000. 


Sunderland. — EXTENSION or Services. — The Town 
Council is making application to the Electricity Commissioners for 
sanction to expend an additional sum of £6,000 upon consumers’ 
services. 


Thirsk,—Pustic Ілантіхо. —Тће Sowerby (near Thirsk) 
Council has accepted the offer of the Northern Counties Electric 
Supply Co. to supply electricity, including maintenance, but not 
lighting and extinguishing, for street lamps during the winter, at 
468. per lamp. The company stated that it was introducing a new 
system of supply in the town, and in the meantime the Council 
would be required to accept responsibility for any accidents arising 
from the present standards. The Council accepted the respon- 
sibility. 


U.S.A.—T x AB.—Capitalists interested in the Syndicate 
Power Co., recently organised with a capitalisation of $20,000,000, 
are endeavouring to complete arrangements to finanoe their enter- 
prise this year and begin actual construction during the winter on 
hydro-electric plants that will generate a total of 48,000 ку. Onedam 
is under construction, and there are four other dam sites available on 
the Colorado river near Marble Falls, Texas, where the first water- 
power electrical installation will be placed. Well-known engineers 
have estimated the оов of the plants now in view at $12,000,000.— 
Reuter’s Trade Service (San Francisco). 


Wallsall.— Year's WoRkKING.—There was a net profit 
on the working of the electricity undertaking last year of £10,523. 

EXTENSIONS.—The Town Council is to ask the Electricity Com- 
missioners for sanction to complete the Birchills station at an 
estimated cost of £119,000. When the Cominissioners were 
approached on the subject some time ago, they asked the Oounoil 
to endeavour to obtain а bulk supply from а neighbouring 
authority. The terms proposed by Wolverhampton were so dis- 
advantageous that the matter was not proceeded with; Walsall 
would have borne all the cost for the provision of & bulk supply, 
and the price suggested was double the cost of production. 


West Hartlepool.—Y &A&'8 Workina.—The accounts of 
га пеше undertaking show a net balance for the past year of 
1,358, . 


Winchester.— RESERVE Fonp.—A proposal to transfer 
a sum of £2,000 from the electricity department reserve fund, 
which at present stands at £6,629, to the Finance Committee for 
rate aid, was defeated at a recent Council meeting. 


Worcester.—STAFF SALARIES.— At a meeting of the 
City Council on Tuesday last week, the High Sheriff (Mr. W. J. 
Hill), who is chairman of the Electricity Committee, reminded the 
Council that at a former meeting he had stated that the Committee 
was not prepared to recommend the Council to adopt the scale of 
pay suzgested by the Joint Board relating to technical officials in 
the electrical industry. At the time when the demands were put 
before the Committee, the alternative suggested was a strike. 
The position had now altered. A large number of electricity 
undertakings throughout the country had adopted the scale, which 
was considerably higher than the rates the Committee was paying, 
and not only could the Committee not get satisfactory engineers to 
fill the vacancies which already existed, but practically the whole 
of the technical staff was leaving. Mr. Smith, the chief 
assistant, had resigned ; the senior shift engineer had obtained 
another position; the station superintendent hai asked for a 
testimonial, and two shift engineers had done likewise. The Oom- 
mittee could not carry on the station without ап adequate staff of 
men who understood their profession ; and it must be quite clear 
to the Council that it could not get that adequate staff unless it 
was prepared (о pay at least as muoh as other undertakings were 
paying. There was a serious risk that within the next few weeks 
the Committee would be without electrical engineers altogether, 
and in view of the urgency of the matter he asked the Council to 
authorise the Committee todo what it might consider necessary 
to secure that the undertaking was efficiently equipped with 
technical steff. He hai not the slightest doubt that it wouu 
involve paying the scale referred to. He thought a substantial 
saving could be effected by reorganisation of the technical staff, 
The electrical engineer (Ме. С. M. Shaw) had resigned his position 
as development officer, and one or two positions on technical com- 
mittees, and was prepared to devote the whole of his time to 
assisting the Committee to overcome the present difficulty. 
Substantial increases in the salaries of the officials and of Mr. 
Shaw, would be necessary. The Chairman's motion giving power to 
the Committee was agreed to. 


TRAMWAY AND RAILWAY NOTES. 


Aberdeen.— YEAR’s WonRkKING.— The analysis of receipts 
and expenses of the City Tramways Department for the year ended 
May 31st, 1920, records a total income of £169,731, as compared 
with £140,901 for 1918-19. Working expenses amounted to 
£141,852, as against £108,451, leaving a gross profit of £27,819 
(832.150). The payment of loan interest, depreciation charges, &o., 
resulted in a net loas of £5,208. Last year's result was a profit of 
£6,837. The depreciation and renewal fund now stands at 
£217,458, The total number of passengers carried during the 
period covered by the report was 48,544,709. 


Bradford.— TRACK R&NEWAL.—The tramways track 
between Tong Cemetery and the Birkenshaw terminus, on the 
Wakefield Road section, is to be renewed at an estimated oost of 
£21,480. 

FARE INCREASE.—The increase in the tramway fares has again 
been considered, and the special sub-committee has decided to recom- 
mend that from October Ist all ordinary tramway tickets (exoept 6d. 
tickets) shall have one halfpenny added to them, with a minimum 
fare of 2d. : children from 5 to 14 years of age, half-price; and 
scholars attending а day school, Id. to and from school. No change 
is made in workmen's fares at p esent, but parcel rates are to be 
increased, 
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Brightoa.—-WaGces SETTLEMENT—EnRRATUXM. — Owing 
to a misunderstanding, it was stated in these notes, in our last 
issue, that the Corporation had decided to accede to the tram- 
way employés request and pay them Grade 1 rates. This was 
merely a recommendation of the majority of a committee appointed 
to deal with the question. The report, however, was rejected at 
the Corporation's meeting on September 9th, and it was resolved 
to keepthe Grade 2 rates in force. 


Camborae.— FAREs.—The local Labour and Trades 
Council has forwarded letters to the Ministry of Transport 
and the Urban Electric Supply Co., protesting against the com- 
рапу'в application for power- to increase its fares by 100 per cent. 
It is stated that no apecific provision is made for workmen's fares 
in the district, which is one of the worst paid in the country ; also, 
that the Camborne system is already being run at a profit owing to 
а previous increase of БО per cent., and that, therefore, the profit 
from the Camborne-Redruth system is being used to subsidise the 
company's other systema. 


Chile, — Couraxv's Orrer.—In an interview. with 
Reuter's trade representative, ап official of the Chilian Electrio 
Tramways stated that the company has offered to invest £3,000,000 
in improvements of the tramway and lighting services on con- 
dition that the existing contract should be revised. The Govern- 
ment is considering the offer.— Reuters Trade Serrice (Santiago). 


Colombia.—Nxw Tramway.—The town of Medellin is 
to build an electric street railway 15 miles long. Specifications 
have not yct been issued. Inquiries should be addresscd to the 
Senor Ingeniero en Jefe, Medellin, Colombia, South America.— 
Heuter s Trade Service (Medellin). 


Continental, — BELGIUM. — The electrification of the 
railways of Belgium is to be carried out in three stages. The first 
will include the conversion of the lines and stations connecting 
Brussels with Antwerp; the second will deal with the Luxemburg 
lines ; the third with lines running out of Brussels not included in 
the first stage. On the Brussels-Antwerp line, passenger traffic 
will receive first attention, by trains equipped with four 275-H P. 
motors. The re-erection of the Malines station, and the 
restoration of the Schaerbeek-Halline are indispensable before а 
normal service ів re-established. Branch lines from the Brussels- 
Antwerp trunk line will then be taken in hand. The Brussels-Midi 
junction line will be converted as soon as it is finished. The 
double line joining Malines-Antwerp-Sud, as well as the Antwerp 
circular line, will also be electrified. The stations in course of 
rebuilding—Schaerbeek, Schaerbeek (Josaphat), Muysen, Zuren- 
borg, Aastruwel, Kiel, Antwerp-Sud, &», will be electrified so far 
as regards the arrival and departure platforms, but steam looo- 
motives will continue to be used for other work. The whole of the 
lines electrified will be fed from three sub-stations, located at 
Schaerbeek, Malines, and Berghem. 


Durham Co.—New SERVICES. — On the instructions of 
the County Council, а Special Committee, with experta, i8 consider- 
ing the feasability of introducing a ‘bus and tramcar service, 
including the laying of а track from Durham to Gateshead. 


Glasgow.— NEW Cars.—In consequence of the serious 
decrease in traffic since the imposition of higher fares, the 
Corporation has decided not to proceed with the construotion of 
new cara for the presert. 


Leeds.— Parcers Trarric.—The carrying of parcels on 
the tramcars, started as a war-time project, has grown into a huge 
and profitable undertaking. At the present time about 4,500 
parcels or packages are handled every week. About 300 firms have 
contracts for the carrying of parcels. They buy the stampe in 
advance, and receive a discount of 5 per cent. and 7} per cent., 
according to the stamp values. Since the start in April, 1918, the 
number of parce’s carried aggregates 263,789. 


London.—INcREAsED FaRER.— On September 26th a 
ecale of increased farea will come into force on the London Under- 
ground systems, This has not yet been published, but the com- 
рапїев concerned have obtained powers to charge a maximum rate 
of 14d. per mile, with à minimum of 2d. for а journey. 

NEW L. X S.W.R. ROLLING-STOCK In order to cope with the 
congestion on its electrified suburban lines during the busy hours 
of the day, the London and South-Western Railway has put into 
gervice a number of new "trailer" cars, thereby adding consider- 
ably to the carrying capacity of each train. Generally, each unit 
of an electric train on this line is composed of three carriages, two 
of them being motor coaches separated by а trailer or non-motor 
coach. There is a driver's compartment at each end of the unit, 
from which all the motors in the unit are controlled. During the 
busy houra each train is generally composed of two unite, with the 
two trailer coaches added on the Waterloo to Waterloo ria 
Kingaton service. With the control on the multiple unit system 
every motor in each unit is controlled from the driving end. In 
order to increase the capacity of each train, while not going to the 
expense of new motors and control gear such as would be required 
in the construction of a complete unit, the length of each two-un t 
train has deen increased by including two additional trailer coaches 
in the middle of the train. The new trailers areof the usual bogie 
type, similar to those already in use on the electrified lines, except 
that they are close coupled together in pairs and at each end of 
the rair there are spring buffers similar to those on the motor 
coaches, and the control cables are carried along under the roof of 
the carriage, instead of under the floor. Connection with the motor 
coach is made in the usual type of plug-box at each end, and 


the cables are run to the top of the carriage, and looped at the 
other end across the close coupling, so that the multiple unit 
control is obtained as hitherto. The trailers are not provided with 
a driver's compartment or any form of control gear. 


Manchester.— Stace Repuction.—The City Council has 
reduced the 14. stage on the tramways from one-and-a-half to one- 


and-a-quarter miles. For two years the tramways have been losing 
£4,000 weekly.— Zhe Times. 


Preston.— Y£AR’S WORKING.—The statement of accounts 
for the year ended March 31st last shows a total revenue of £89,301, 
as against £77,930 in the previous period. Working expenses 
amounted to £65,931, against £52,877, leaving a gross profit of 
£23,370 (£25,053). The payment of capital charges left a net 
profit of £6,924. The total of the reserve funds now stands at 
£55 851. | 


St. Annes.—TRaMWay PURCHABE.— Some particulars 
of the purchase of the tramway undertaking from the Blackpool, 
St. Annes, and Lytham Tramways Co. were given by the chairman 
of the Committee at a meeting of the Urban District Council. On 
October 318t the Urban District Council will complete the pur- 
chase of the line for £135,000, plus £5,000 as compensation to 
officials, The Urban District Council is now entitled to charge 
134., instead of Id., but it is proposed to alter the stages; 25 per 
cent. of the net profit made in the Lytham area is to be paid to 
Lytham, which retains the right of future purchase. The company 
will work the cars for the Council at an agreed rate of intereat, 
and a percentage of profit. The chairman stated that they had 
expert opinion that the tramway was in good order, that the 
Council had made a good bargain—a much more advantageous one 
than if it had waited till 1921—and that the venture should 
turn out successful. 


Sale.—HRaiLwAy ELECTRIFICATION.— The Urban District 
Council has been notified by the Manchester, South Junction, and 
Altrincham Railway Joint Committee that electrification cannot 
be undertaken owing to the prohibitive cost. A oonference of 
local authorities is to be called to further consider the matter. 


U. S.A. NEW York Trarric SrRIKE.— The strike of 
underground, surface, and elevated electric-car conductors has 
ended, so far as the company is concerned, and employés who 
have ignored the invitation to return to work will be reinstated 
only on a basis аз new employés, forfeiting all rights of seniority 
and higher pay. The men, who struck without authority of the 
Unione, were nevertheless supported by the Union leaders once they 
were out, and the company, which refused todeal with them on the 
ground that they were irresponsible and unfaithful to their con- 
tracts, has the public support. The railway officials announce 
their intention to build up an entirely new force, using a small 
band of faithful employés as the nucleus, and they are confident 
that a weekly wage of from £6 to £8 will attract new men. The 
action of the transit company is significant, because thia is the 
first time for some years that any corporation has decided that it is 
possible to reject utterly the strikers’ demands or to hold them 
atrictly to the terms of their contracts.— Daily Telegraph. 


Walsall. Year's WORKING.—A net profit of £979, 
and a loss of £1,613, were the results of the working of the 
tramways and motor-'bus service respectively, during the past 
year. 


TELEGRAPH AND TELEPHONE NOTES. 


Chlua.— NEW WIRELESS STATION.—The Government 
wireless station at the Temple of Heaven, Peking, is open for 
service, and all telegraph offices in the city accept wirelees tele- 
grams at the same rates as those charged for Jand-line messages for 
transmission to Kalgan, Wuchang, Woosung, Shanghai, and 
Foo^how. Special rates apply to wireless telegrams sent to ship 
and aviation stations, and such messages are acoepted only by the 
central office. This service, says the T. $ T. Age, gives Peking 
improved communication with some of the most important oom- 
mercial centres in China, It is reported that a wireless station 
will be established at Urga, Mongolia, during the present year. 


France.— WIRELESS TsLEGRAPHY.—Two wireless con- 
nections have been set up by the French Administration of Poats 
and Telegraphs with, respectively, Hungary, and Jugo-Slavia. The 
fees are the same as those for telegrams forwarded by the ordinary 
means, but the dispatches should bear the words Untaxed. 
Wireless (non-taxée : voie T. S. F.). Should the wireless service 
be congested or interrupted, dispatches will be forwarded by the 
ordinary telegraph lines. 


Hanover.—F &ENCH COMPANY CLAIMS GERMAN WIRELESS 
STATION.—The German Ministry of Posts has been informed that 
the French Compagnie Générale de Télégraphie sans Fil claims 
the German wireless station at Eilvese, in Hanover, as its property, 
on the ground that the Hochfrequenz Maschinen Co., of Berlin, 
in 1912 sold Prof. Goldschmidt's foreign patents toa French group, 
and in addition, ceded it the right to take over the Eilvese atation 
by December 31st. 1914. Owing to the war the French company 
was unable to exercise this right by the date named, but relying 
on Article 299 B of the Peace Treaty, the French Government has 
informed the German Government that the agreement in question 
has again come into force. The position is considered in German 
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official circles to be very awkward because the Bilvese station is 
now included in the State telegraph system. The whole matter is 
to be considered by the Cabinet, which hopes, by negotiations, to 
avert the danger of foreign control of wireless telegraphy in 
Germany.. Herr Bredow, Chief of the German Government 
Wireless Department, informed а representative of the Lokalan- 
zeiger that the right possessed by the French company to take over 
the station did not include the right to operate it, because, by 
German law, no owner of а telegraph station has the right to use 
it without the Government's sanction. He expected the French 
company would try to settle the matter by surrendering the station 
to Germany in return for heavy compensation.—Reuter's Trade 
Service (Berlin). 


London.—AuToMATIC TELEPHONE EXCHANGES.— That 
the decision to install in London a trial automatic exchange of the 
Western Electrio "Panel" type may mark the commencement of 
@ new era in telephone exchange design is the opinion expressed in 
a leading article in the T. and Т. Journal. 16 goes on to point out 
that comparatively extensive experimenta with automatic exchanges 
have already been made in the country; but the adoption of auto- 
matic switching for very large areas has presented considerable 
difficulties in connection with the provision of intercommunioation 
between automatic and manual exchanges, the numbering of sub- 
scribers' lines and the routing of junction calls, One problem was 
to find a machine switching system which would be sufficiently 
flexible to permit the substitution to be effected without sacrificing 
the power, which & human operator possesses, of routing traffic to 
any exchange in whatever way the Administration may from time 
to time direct, without varying the manner in which a call to that 
exchange is passed by the public, In the mechanical switching 
system now to be tried in London the " panel" is an extensive 
flat multiple field over which the selector switches operate verti- 
cally. This characteristic at once differentiates the system from 
others of the automatic type in use in this country and is so out- 
standing as fully to justify the name Panel System.” A more 
remarkable feature, however, is the sender, which acts as the 
agent of the human brain in setting up connections. It receives 
the number signalled by a subscriber and translates the signals into 
such others as the Administration may require for the purpose of 
routing the call satisfactorily and economicaliy over the junction 
system. It varies the circuit conditions and determines what 
impulses shall be sent over the junction circuits for the purpose of 
meeting the requirements of the apparatus at a junction centre or 
aterminal exchange. The experiment should prove whether the 
syatem will be able to meet all the requirements of the inevitably 
long period during which manual exchanges must be retained. “We 
stand on the threshold of a new era, and it behoves the traffic and 
engineering officers of the British Post Office to gird their loins and 
to go forward with a strong heart and the will to establish the new 
order of things on a sure foundation." 

The Times states that it is not expected that the necessary equip- 
ment from the U.S.A. will be available before next spring, and 
farther time must elapse before the installation of the exchange 
will be complete. 


New Zealamd.—WiRELESS Time SERVICE.—4A wireless 
time service from the standard mean time at Hector Observatory, 
Wellington, was inaugurated a few weeks ago. Hitherto ships 
have been able to obtain such information only by request when 
off thé New Zealand coast, but under the new system the time will 
be transmitted every Tuesday and Friday evening at 8.30 p.m. 

AUTOMATIC TELEPHONES. — The new automatic telephone 
system was expected to be in full operation in Hamilton by the 
end of August. The installation of batteries is complete, and the 
telephones have arrived. The new system provides for 1,100 lines, 
exclusive of out-district connections, which will still be worked on 
the manual system. Ав the town area already has well over 1,000 
subscribers, additions will soon have to be made to the new plant 
to provide for future expanaion. 

As in most British countries, the telegraph and telephone 
engineer has had to work under the control of a postal official. 
This system has now been abandoned entirely in New Zealand, and 
the entire technical organisation of the services, including the 
management of telegraph and telephone offices, has been placed 
undér the control of the chief telegraph engineer, who will be 
responsible only to the Minister direct. 


United States.— New TANDEM TELEPHONE Boarp.—On 
April 17th, 1920, the first mechanical switchboard in Greater New 
York was pat into service. According to the 7. and T. Age, it is 
the first mechanical tandem board of its kind, not only in the 
New York Telephone Co.’s territory, but in the world. The 

." Metropolitan Tandem Board," as it is called, handles traffic 
heretofore taken care of by the Jersey, Long Island, and Weat- 
chester toll tandem board, calla being passed to the Metropolitan 
board, and trunks assigned in the same manner as at the other 
tandem boards. Connections with called offices and numbers are 
then established, by means of mechanical switching devices, with 
the called number direct at semi-mechanical offices, or by dis- 
playing the number on а call indicator at the manual offices. 
Ultimately calls between machine-switching offices will be handed 
through this office. Traffic is being routed through the new 
board gradually. After the final step has been completed, 80 
central offices will be able to reach 64 other exchanges, requiring 
approximately 1,000 incoming and 1,000 outgoing trunke. the total 
daily traffic amounting to about 125,000 calls. In November, 1919, 
the training of operators was started with a short course at cord- 
less B positions іп a New Jersey semi-mechanical office, following 
which actual training was given by means of a dummy mechanical 
position. When the first groups of positions were turned over by 


the Western Electric Oo., preliminary training was continued at 
the new positions. By means of specially - equipped test-boxes, 
calls were passed to the regular tandem positións, the tandem 
operator then proceeding to establish the connection, and causing 
a display at the originating test-box, by which means each test 
call was checked. 

INTESNATIONAL COMMUNICATIONS CONFERENCE. — The U.S. 
State Department announces that representatives of Great Britain, 
France, Japan, Italy, and the United States will gather at 
Washington, on October 8th, to prepare the agenda for the forth- 
coming International Communications Conference, at which .the 
whole field of electrical communication between nations, as well as 
the question of what shall be done with the German cables, will 
be discussed, The United States will be represented at the meet- 
ing by Mr. A. 8. Burleson (the Postmaster-General), Admiral 
Benson (the chairman of the United Shipping Board), and Mr. 
Walter Rogers (a Government wireless official).— Reuter's Trade 
Ser rice (Washington). : E 


Sweden, — PRIVATE WIRELESS TELEPHONE. — The 
Government has granted Uddeholmsa Aktiebolag permission to 
establish a private wireless telephone connection with its branch 
office at Skoghall. This is the first private establishment of its 
kind in Sweden.— Reuter's Trade Serrice (Stockholm). 


Wireless Clubs.—The Wireless World states that there 
are 41 clubs in the United Kingdom formed for the purpose of 
studying and practising wireless telegraphy and telephony. Of 
this number 20 clubs are affiliated with the Wireless Society of 
London. The total number of amateur club members in the 
United Kingdom is approximately 1,500, but this figure is short of 
the actual total. - 


Wireless Telephony.—In recent experiments by Marconi's 
Wireless Telegraph Co., Ltd., to determine the minimum power 
required totransmit wireless telephonic messages acrossthe Atlantio, 
it is reported that perfectly audible speech was transmitted between 
Ballybunion, Ireland, and Newfoundland, with no more power than 
that developed by a portable Army set, which is driven by a 3'5-B.P. 
motor-cycle engine. i 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in which the % Official 
Not ios appeared.) 


OPEN. 


Austrailia, — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. . 


BRISBANE.—December 9th. Department of Public Works. 
Seventy three-phase oil-cooled core type static transformers. 

BRISBANE.—January 20th, and February 25th, 1921. The City 
Electric Light Co. 10,000-Kw. turbo-alternator set ; transformers 
and switchgear. 

MELBOURNE.—September 23rd. Melbourne and Metropolitan 
Tramways Board. Two 350-Н.Р., А.С. motors, also switohgear. 
(Contract No. 101.) à 

February 24th, 1921. The Victorian Electricity Commissioners. 
Turbo-alternators of 25,000, 12,520 and 600 Kw., and other plant 
connection with the Morwell power scheme. 

QUEENSLAND.—O.tober 6th. P.M.G.'s De ment. Instruments 
and parts (schedule 499). (September 10th. 

SOUTH AUSTRALIA. — October 20th. P. M. G. es Department. 
Telegraph instruments (schedule 516), and telephone instruments 
(schedule 519). (September 10th.) | 

November 3rd. Р.М.О.'в Department. Telephone instruments 
(Schedule 548). (September loth.) 


Edinburgh. — September 27th. Electricity Supply. 
Department. Coal, ash and flue-dust handling plant, circulating 
pumps and pipework. (August 27th.) 

ROssLYNLEE.— Midlothian and Peebles District Asylum. Stores, 
including electric fittings. Forms of tender from the Olerk, 19, 
Heriot Row, Edinburgh. 


France. — October Ist. The French State Railway 
Authorities (Service Electrique 3rd Division) 88, Rue de Rome, 
Paris, 3,700 electric connections for conductor raile, in bare 
copper cables of 400 sq. mm. section, and 7,100 of 200 sq. mm. 
seotion. 

October 6th. French Post and Telegraph Authorities (Direction 
de l'Exploitation Telephonique) 103, Rue de Grenelle, Paris. 
72 lota of paper-insulated telephone cable. 

October 13th. The French Post and Telegraph Authorities 
(Direction de l'Exploitation Telephonique) 103, Rue de Grenelle, 
Paris. Eleven lots of high-conductivity copper wire, 24 mm. dia, 
annealed copper wire, 1 and 2 mm. dia. ; bi-metallic wire, 3 mm. 
dia., and annealed iron wire, ] mm. dia. 8 : 


India, — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H.T. alternators; H.T. and L.T. switchgear, transformers and sub- 
station equipment; 15 miles underground H.T. cables, 28 miles 
overhead L.T. three-phase mains and street lighting equipment 
complete with all accessories, (August 20th.) 
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Lincoln. — October 8th. Electricity Department. 
Spray oooling plant, 500,000 gallons per hour, with pipe and 
pipework. (September 10th.) 

Littleborough, — September 22nd. Urban District 
Council. Transformers, switchgear, &o. (September 10th.) 


London.— METROPOLITAN ASYLUMS BoaRD.—September 
29th. Extensions to the telephone installation at the Grove 
Hospital, Tooting. (September l0th.) 

Manchester.— September 20th.  Electr.city Committee. 
Six 33,000-volt, 19,500-K.v.A., 3-phase static transformers, house 
servioe and testing transformers. (August 6th.) 

October 8th. Electricity Committee. Specification No. B.9. 
Five 8,500 K.v.A. 3-phase transformers and fans, &c.; and three 
6,000 K.V.A. 3-phase traneformers and fans, Ко. Mr. F. E. Hughes, 
Secretary, Electricity Department, Town Hall. | 

Nuneaton.—September 20th. Electricity Department. 
mt b L.T. switchgear, connecting cables and accessories. (August 
13 

Sheffleld.—October 12th. Electric Supply Department. 
Two 10, 000-K w. steam turbines, condensing plante, pipework, &c., 
alternators and exciters. (September loth.) 

St. Helens.—September 30th. Electricity Department. 


Cast-iron low pressure water piping, and one natural draught 
cooling tower. (September loth.) 


mee ́—ußwß—]—]—L— — 


CLOSED. 


Australia. —PERTH.— The tender of Messrs. C. A. Parsons 
and Co., Ltd., of Newcastle-on-Tyne, has been accepted by the West 
Australian Government for the 7,500-Kw. turbo-alternator for the 
Perth oentral power station.— Zenders. 


Blackbura.— Board of Guardians. Accepted :— 

C. T. Briscoe & Sons.—Electric light installation at the Workhouse Infirm- 

ary, at £1,853. 

Bradford. Tram ways Committee. Accepted: 

Tram rails and crossings, £5,329.— Hadflelds, Ltd., Sheffield. 

20 tons of cast-cross brake blocks, £26 10a. per ton.— Miller & Co., Ltd. 

Norway.—The Norwegian Government has placed an 
order for 930 miles of electric cable with the A.S. Skandinaviske 
Kabel og Gummifabrikker, that firm's tender being 10 to 20 per 
cent. lower than its native and foreign competitors. The firm has 
also secured a Dutch contract for 217 miles of cable for the Dutch 
Indies, as well as a number of small contracts for this country.— 
Electricité. 

Spain. — La Sociedad Espanola de Construcciones 
Metálicas has obtained the adjudication for the construction of the 
three electric cranes for which tenders were invited by the Works 
Board of the port of Gijón. The company undertakes to use either 
Siemens-Svhuckert electrical material at a price of 393,100 pesetas, 
or that of the Metropolitan-Vickera Electrical Export Oo., at 
365,000 pesetas.——Reuter's Trade Service (Madrid). 


Stafford.—Town Council. Accepted :— 

А. B. Lyell & Co., for the laying of a 21 in. diameter condenser, for the elev- 
| tricity works, £2,023, 

Sunderland.— Town Council. Accepted :— 


Albion Clay Co.—500 yds. 8- way, and 120 yds. 6-way stone-ware ducts. 
Ferranti, Ltd.—72 consumers’ meters. 


FORTHCOMING EVENTS. 
Iron and Steel Institute,—September 21st to 2ith. At the B. Wales Institute 
of Engineers, Cardiff. Annual cenference, 


Machine Tool & Engineering Exhibition at Olympia, W.—Last day, 


NOTES. 


Educational.—Lonpon County CouNciL.—HACKNEY 
INSTITUTE, Dalston Lane, E. 8.—The new session commences on 
September 20th. Evening lectures and laboratory courses are held 
in electrical engineering, inoluding electrical measurements, 
сон and dynamos. For particulars, see our advertisement pages 
to-day. 

Mersses. S. RENTELL & Co. inform us that their standard work, 
“ The Practical Electrician's Pocket- Book.“ has now been included 
in the list of books which are officially recommended by the City 
and Guilds of London Institute. 


The Patent Office Library.— We note with much pleasure 
that on and after October lat, the hours of opening of the Library 
will be from 10 a.m. to 9 p.m., except on Christmas Eve and Easter 
Eve, when the Library will be closed at 4 p.m. 


Service Notes.—The following appointments of Royal 
Engineer officera have been made to the School of Electric 
Lighting: — Chief instructor, Major P. 8. Watkins, D.S.O.; 
instructors, Captain and Brevet-Major E. O. Alabaster and Captain 
and Brevet-Major H. S. Briggs, O. B. E.; Anti-Aircraft and Sound 
Location School instructor, Captain and Brevet-Major K. R. St. J.J, 
ffrench-Mullen. 


Birmingham Electric Club.—The Birmingham and Dis- 
trict Electric Club held its first meeting of the session at the 
Grand Hotel, on Saturday, September llth, when a paper was 
read by Mr. R. Gregory upon '' Some considerations in regard 
to low-tension switchgear.” The paper was very exhaustive, 
and dealt particularly with automatic protection of electrical 
machinery. The forms of protective devices mentioned and 
explained were, protection against overload, failure of supply, 
reversal of current, leakage to earth, and for emergency pur- 
poses. Each class of protective gear was analysed and ex- 
plained. Mr. Gregory said that during the past few years 
much progress had been made in accuracy of design, robust- 
ness of construction, and range of patterns. 


Ex-Soldlers' Training.— The Morning Post states :— 
The scheme administered by the Ministry of Labour for the 
training of ex-Service men whose apprenticeships were inter- 
rupted by war service has been successfully conducted. "'Ihe 
statistics available indicate that many employers of labour, not 


. unmindful of the country's obligations to those who played 


their part in the war, have sympathetically co-operated. Up 
to the end of August, 41 schemes had been approved, and ap- 
plications had been received in respect of all of them. The 
number of applications received at Employment Exchanges 
from employers for apprentices was approximately 43,500, while 
the number of applications received from apprentices was about 
49,000. During the same period agreements had been received 
in respect of 42,000 apprentices, and grants had been sanctioned 
for 40,000 apprentices employed by 16,000 employers. 

It is announced that applications by ex-Service apprentices 
to come under the scheme must be received at Employment 
Exchanges not later than the 30th inst. Employers who wish 
to bring ex-Service apprentices under this scheme must lodge 
their applications by the same date. Applications received after 
that date cannot be considered. This regulation will not apply 
to: (1) Apprentices demobilised after July 31st, 1920. In this 
case applications will be received if made within two months 
of the date of deinobilisation, and special consideration will be 
piven to such cases. (2) Employers who make application to 

ring under the scheme apprentices whose applications are 
lodged at the Employment Exchange not later than the dates 
specified above. 


Appolntments Vacant.—Engineer and manager (£450 + 
5 per cent. on the net profit) for the Bacup Corporation electricity 
department ; assistant mains engineer (360 taels per month— 
tael = 5s. 8d.) for the Shanghai Municipal Council electricity 
department ; assistant electrical engineer, $450 (Straits Settlements 
currency) per month, dollar = 2s. 4d., for the Singapore Harbour 
Board; plumber-jointer, for the Farnworth U.D.C. Eleotricity 
Department. See our advertisement pages to-day. 


Workmen's Holidays.—Sunderland Town Council has 
agreed to the proposal of its skilled workmen who are on strike 
that the question in dispute—whether these men are entitled to an 
annual holiday with pay, the same as other classes of labour whose 
conditions of service are directly settled by the Corporation and not 
by Trade Union conditions – shall be referred to an arbitrator to be 
appointed by the Ministry of Labour under the Industrial Courts 
Act. In the meantime, the men have resumed work. The strike 
of the car-shed men at the tramway depot over this question has 
lasted nine weeks, 


Fatality.—At an inquest held at Stockton-on-Tees, on 
September 6th, on Michael McKenna, aged 49, a mine filler employed 
at the Tees Bridge Works, it was stated that deceased was found 
lying on the ground grasping in his left hand a hook with which 
he had been drawing lime from the kiln, One end of the hook 
was resting on a pipe covering an electric cable. Charles Harrison, 
another mine filler, said he tried to knock the hook away, but got 
а shock. When he tried to lift deceased he had to put him down 
again, as he received another shock. The medical evidence was 
that death was due to asphyxia following electric shock. The 
doctor expressed the opinion that if deceased had died from 
natural causee, he would not have held on to the hook. The Jury 
returned a verdict of Electrocuted whilst following his employ- 
ment." 


INSTITUTION, NOTES. 


The Institute of Metals. —At the annual autumn meeting of 
the Institute, held at Barrow-in-Furneas, on Wednesday, Mr. H. B. 
Weeks, F.I.C., read a note on Brass Foundry Practice at Mesers. 
Vickers, Ltd., Barrow-in-Furness.” He described the brass foundry 
and the progress that has been made therein during the last 50 
years. He dealt with loose pattern moulding, plate moulding, 
"dry" and "green sand" work, loam moulding. chill moulding, 
and dressing and fettling, including sandblasting. Reference 
was also made to the premium bonus system which is in operation. 

Messrs. T. G. Bamford, M.Sc., and W. E. Ballard, read a paper on 
“The Influence of Gases on High-Grade Brass.” Large- scale 
casting experiments were carried out to determine under what 
thermal conditions of casting the porosity due to gases could be 
eliminated. Provided the pouring temperature was maintained as 
high as 200°C, above the liquidus porosity due to gases was 
absent, 
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- A “Note on a Failure of Manganese Bronze," by Mr. J. Н. 8. 
Dickenson, related to the examination of a Manganese-Bronze " 
end- plate from a turbo-alternator rotor which failed in service. It 
was found that certain fractured peripheral projections had been 
rendered brittle by the contaot of fluid solder which had penetrated 
along the junctions of the crystalline grains. The end plate was 
shown by analysis and micro-examination to be a typical beta 


brass of simple lyhedral structure. Bend tests taken from the 
inner, unaffeoted, portions showed toughness and ductility whether 


tested at the room temperature or as high as 200° C., but they 
collapsed instantly under small loads, with ап intergranular 
fracture and no appreciable distortion, if heated sufficiently to melt 
the point of a stick of soft solder applied to the side in tension. 
No such effect was obtained when solder was melted on the side 
in compression, or when а teat piece was soldered on the tension 
side aud stressed with the solder in the solid state. It was found 
that there had been local heating in the rotor, and the solder 
appeared to have penetrated while the beta-brass end-plate was 
running under stress. 

An investigation followed to elucidate the conditions under 
which alloys of the “ Manganese Bronze" type, i.e., beta brasses, 
as well as alpha and mixed brasses, are prejudicially affected by 
contact with fluid solders, the special points on which infor nation 
was required being to ascertain the stress required to produce 
failure, and also to what extent variation in composition and 
microstructure affected the result. 

The effect of bringing fusible alloys (melting at 69:5? C. and 
93° C.), soft tin-lead solder, and tin into fluid contact with heated 
and stress d test bars of various kinds of brass was ascertained. In 
all cases the result was greatly to reduce the maximum stress and 
cause intergranular fracture, this being by far the most marked in 
the case of beta brasses of simple polyhedral structure, less so when 
alpha and beta constituents occur together, and to nothing like 
the same extent in alpha brass with interlocking crystalline graine. 
These differences form a further example to show the danger of 
permitting metallic crystals to develop smooth and regular out- 
lines. It is suggested that further work in this direction may 
throw additional light on the phenomenon of season orackiog. 
| In a paper by Messrs. О. F. Hudson, D.Sc., and J. Н. Darley, on 
The Constitution and Structure of Certain Tin-Antimony-Copper 
Alloys,” the authors dealt with bearing metals of a particular 
composition (tin, 89 рег cent.; antimony, 87 per oent.; and 
copper, 2°3 per cent.), principally with a view to asvertaining if 
any rules could be formulated connecting easily-recognised varia- 
tions in structure with definite casting conditions. They con- 
sidered that the essential condition for the production of a coarse 
angular type of struoture in bearing alloys was undisturbed 
cooling from a particular temperature, and that the casting 
temperature of a white metal bearing should not exceed this 
critical temperature. The critical temperature will depend on the 
composition of the alloy, and in the case of the alloy used in these 
experiments it lay between 300° and 350° O, In other alloys, in 
which solidification begins at higher or lower temperatures, the 
critical temperature will be correspondingly higher or lower, but 
generally the angular type of structure will result when the 
casting temperature is about 50° C. above the temperature at which 
the alloy begins to solidify. 

Union of Engineering and Shipbuilding Dranghtsmen.—The 
Halifax branch of the Union visited the Corporation electricity 
works, last week-end, by invitation, and under the guidance, 
of Mr. Rogerson, the manager. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
technical от the commercial side of the profession and industry, 
also electric tramway and railway officials, to heep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Swansea University College Council has made the following 
appointments :—Professor of Engineering (commencing salary, 
£900 per annum): Мв. FREDERICK Bacon, M.A. (Cantab), 
A. M. Inst. C.E., M.I., M. I. E. E., Draper's Professor of Engineering at 
University College, Cardiff. Lecturer in Electrical Engineering : 
Mr. В. G. Isaacs, B. So. (Eng.) (London), A. M. I. E. E., of the 
Swansea Technical College. Assistant Lecturer in Electrical 
Engineering: MR. J. LLOYD Davies, B. Sc., (Eng.) (London), of 
the Swansea Technical College. 

Мв. Т. H. DEN NIS, M. I. E. E., managing engineer of the Straits 
Trading Co., Ltd., has recently arrived in England from Singapore 
on long leave. 

Мв. W. D. BnASSINGTON, Motherwell, has been appointed elec- 
trical engineer at Motherwell at a salary of #2500. 

Last Friday evening, at Phönix Park Sports Club, Brad ford, a 
large gathering of employés of the aircraft department (now being 
closed down) of the Phenix (Thornbury) Works of the English 
Electric Co., Ltd., presented а smoking cabinet to MB. ARTHUR 
FoRD, manager of the metal shop. 

It is etated that, under the age limit (65), Ми. Tom MANN is to 
retire in April next from the general secretaryship of the 
Amalgamated Engineering Union. 

MR. G. CoxroRTI, general manager of the Pirelli General Cable 
Works, Southampton, who is leaving, has been presented by the 
staff with a gold watch, and by the employés witha gold albert. 

The marriage took place at Heddon-on-the-Wall, on September 
4th, of MR. ARTHUR CHARLES RAYMENT, A. M. I. E. E., to Miss 
Winifred Е, Bolam, 


The Manchester Guardian, on Friday last, stated that on 
Saturday the Chairman of the Mancheater Electricity Committee 
(ALDERMAN DAGNALL) and MB. PEARCE would leave Southampton 
in the Aquitania for a tour of the States and Canada. The 
itinerary is a long one, and will include New York, Boston, Pitts- 
field, Schenectady, Albany, Philadelphia, Washington, Pitteburg, 
Chicago, Detroit, Buffalo, Niagara, Hamilton, Toronto, and 
Montreal, with several smaller places sandwiched between them. 
Primarily the idea is to investigate the most modern practice in 
regard to the design and operation of large generating stations for 
economical production—points that may be valuable at Barton— 
but the skilled eye will be on the alert for all manner of other 
information. It is hoped, for instance, to gain considerable know- 
ledge about staff organisation, and about modern transmission and 
distribution systems and modern sub-station practice.” 

Nelson Town Council has increased the salary of the electrical 
engineer and tramways manager from £601 to £750, of which 
amount £297 is to be regarded as war bonus, 

Mr. W. H. BLYTHE, research electrical engineer, Brooklands, 
Cheshire, and Мв. Јонх Н. HAvBLock, Blackpool, chief instructor 
in engineering, R.A.F., haye been appointed travelling teachers in 
5 and eleotrioal engineering by the Glamorgan Education 

mmittee. 


Obituary.— Мв. T. J. S. CLEPHAN.—The death took place on 
September 10th of Mr. Thomas James Seddon Clephan, electrician, 
who had since 1873 carried on bueiness at Standishgate, Wigan. 
He was in his 75th year. 

MR. HUGH STEWART, who has died at Boyle, Co. Roscommon, 
introduoed electric lighting in that town about 20 years ago, and 
was also responsible for the introduction of electric lighting in 
Coalisland, Co. Tyrone. 


CITY NOTES. 


Stock Exchange Notices.—The committee has ordered the 
following to be оа quoted:— 

Newcastle-upon-Tyne Electric Supply Co., Ltd.—1,000 5 per 
cent. preference shares (non-cumulative) of £1 each, fully 
paid (Nos. 1,449,952 to 1,443,951). 

Lima Light, Power & Tramways Co.—Profit and loss 
account shows the following results: 'Total profits obtained 
during 1919 £p203,952, less bond service £p52,130, bond amor- 
tisation during 1919 £p48,315, European expenses £pl,644 
interest and discounts £p3,245, provision for bad and doubtfu 
debts £p3,000, leaving a net profit of £p154,918; balance 
brought forward from 1918 £p95,064, makes a total of 
£p249,982. From this the board has made following deduc- 
tions: Dividends distributed on share capital £p107,990, cost of 
stores £p10,000, cost of extraordinary repairs £pl, ex- 
penses of bond issue £p16,900, reserve for bad and doubtful 
debts £p10,000, leaving a balance of £p95,091, which amount 
1$ to be carried forward.—Financier. 

Bruce Peebles & Co., Ltd.—Dividend at the rate of 74 
per cent. per annum, less income tax, on the cumulative 
participating preference shares for the half-year ended June. 

Calcutta Electric Supply Corporation, Ltd.—The number 
of units sold to consumers has been as under:— : 


1920 1919. 
Four weeks ended May th .. 8,198,656 2,687,084 
Four weeks ended June 25th.. 8,265,071 2,609,749 
rive weeks ended July 80th .. 4,201,636 8,880,058 


Nairobi Electric Power & Lighting Co., Ltd.—Interim 
dividend at the rate of 4 per cent., less tax, for the year. 


Spain.—The total receipts of the Compañia Sevillana de 
Electricidad during the past financial year, including those 
derived from the Eléctricas de Jerez, amounted to 6,508,109 
pesetas. These figures show a considerable increase, while 
expenses diminished to 4,124,382 pesetas. The net profits 
totalled 1,108,457 pesetas, and a dividend of 5 per cent. has 
been declared.— Reuter's Trade Service, Madrid. 

Prospectus.—Major & Co., Ltd.—The list is to close on 
Monday next in an issue of 100,000 84 per cent. cumulative 
preference shares, and 60,000 ordinary shares, all of £l each, 
at par. The proceeds will be used to pay off existing loans 
and provide funds for the completion of extensions now in 
hand and for further working capital. 

Eastern Telegraph Co., Ltd.—Dividend at the rate of 3j 
per cent. per annum, less tax, for the quarter, on the pre- 
ference stock, and a second quarterly dividend of 24 per cent. 
on the ordinary stock, free of tax. : 

Manila Electric Railroad & Traction Corporation.—Divi- 
dend of 14 per cent. on the common capital stock for the 
quarter ended September. 

Madras Electric Tramways (1904), Ltd.—Interim divi- 
dends 6 per cent. per annum, less tax, on the preference 
and 8 per cent. per annum, free of tax, on the ordinary. 


Globe Telegraph & Trust Co., Ltd.—Quarterly interim 
dividend of 3s. per share on the preference shares, less tax, 
and 5s. per share on the ordinary, tax already deducted. 

Mackay Companies.—Quarterly dividends of 1 per cent. 
on preferred and 1} per cent. on common stock. 

British Insulated & Helsby Cables, Ltd.—Dividend 9d, 
per share, less tax. 
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Calgary Power Co.—The gross revenue for 1919 was 
$996,564, against $275,864 for 1918. Operating expenses, bond 
interest and other charges properly payable out of revenue 
absorbed $206,835, leaving a net profit of $89,729, as against 
$82,490. The net profit has been carried to surplus account. 
After appropriating $50,000 for depreciation and bond discount 
the balance remaining at the credit of that account and carried 
forward to 1920 was $181,167. 'The net earnings for the past 
year were the largest in the history of the company, but they 
do not, in the opinion of the directors, warrant the payment 
of a dividend.—Financial Times. 


The A.E.G.—An extraordinary general meeting of the 
Allgemeine Elektricitats Gesellschaft on September lith 
sanctioned the increase of its capital to 550,000,000 marks by 
the issue of 175,000,000 marks worth of preference shares im- 
шеше; and an additional 75,000,000 marks worth later.— 

euter. 

Claud Hamilton, Ltd.—Dividend and bonus 15 per cent., 
b D £14,082 is carried forward (subject to excess profits 

uty). 


Western Telegraph Co., Ltd.—Dividend of 7s. per share, 
making a total of 10 per cent., free of tax, for the year 
ended June, 1920. 


AND SHARES. 


TUESDAY EVENING. 


FOLLOWING upon the brightness shown by the Stock Ex- 
change markets since we last wrote here, a very different set 
of conditions has developed. At the beginning of this week, 
the investing public began to press industrials for sale—pos- 
sibly in a fashion rather unreasoning. ‘The effect was seen 
in a fairly general fall, and the weakness spread over wide 
areas of securities. British Government stocks gave way on 
the assumption that in the event of a strike in the Triple 
Alliance, there might be substantial sales from the Trades 
Unions, for distribution of the cash as strike pay. But the 
truth of the matter demands no profound search, for it 18 
obvious enough that with a national crisis in the air, people 
would rather keep their money in the banks than invest it in 
stocks and shares. | 

Amidst the heaviness in most departments, there are several 
notable exceptions, of which Mexicans and dollar stocks of all 
kinds are the chief. The advances in Mexican securities are 
connected, of course, with the election of the wealthy and 
powerful General Obregon as President. Prices have risen 
from 3 to 5 points in the Utility issues. Of those not quoted 
in our lists, Pachuca Fives have improved to 454, and Mexican 
Electric Light 5 per cent. bonds to 464. Singularly, Monterey 
Fives eased off to 293, after being higher. 

Interest payments on most of these Mexican Utility bonds 
have been suspended for something like six years, and it be- 
comes а lively question as to how the arrears can be dealt 
with. The preferred stock of the Mexican Light & Power Co. 
is cumulative, and, having received nothing for seven years, 
the stockholders are entitled, on this alone, to 49 per cent. at 
simple interest. Payment in cash of these outstanding debts 
sounds a Utopian idea, but of course the back-interest has 
to be arranged in some shape or form, and already rumour is 
busy with talk of funding schemes. These would provide—if 
carried out on conventional lines—for payment of arrears to 
be made in scrip, or bonds, that would themselves become re- 
deemable in cash at some future date. ‘The mere discussion 
of such а thing may savour of prematurely intelligent antici- 
pation, but in à new Mexico, where peace shall supersede 
seven years of chaos, such matters are bound to be amongst 
the earliest subjects for settlement if more foreign money 1з 
to be tempted into the country. 

Rises in the dollar securities ° continue apace. Shawini— 
gan Water is up to 1362, with business recorded at this price. 
West Kootenay Power & Light Sixes marked as high as 1103. 
Havana Electric Tramways 5 per cent. have improved to what 
looks to be the fancy figure of 1123. Sao Paulo Tramways 
Fives have risen to 924. They are redeemable in 1929. The 
comedy: 5 per cent. consolidated debenture stock stands at 


STOCKS 


The London lighting list is no exception to the heaviness 
elsewhere—a heaviness which, by the way, was inclined to lift 
a trifle at the close of business this (Tuesday) evening. Of 
course, it would be nothing short of a miracle were prices of 
electricity supply shares to display any firmness in the face 
of the lock-out on the employers’ part, and the threatened 
retaliation by the men. Chelseas and Metropolitans are both 
4 lower. The latter changed hands the other day as low as 
50s., which is half their nominal value. Amongst the dollar 
securities, Consolidated Gas & Electric of Baltimore shares 
are 6 higher at 131}, the bonds being advanced 3 points to 
1061. It may be of interest to observe that in quoting such 
dollar stocks ex dividend, the Stock Exchange calculates the 
dollar as worth about бв, 6d. at the present time. 

Metropolitans and Underground income bonds are both bet- 
ter, on anticipation of the benefit which will accrue to the 
companies through the raising of fares which is to come into 
force at the end of next week. The 'bus fares are also to be 


increased, which will, of course, have a beneficial efi-ct upon 


takings of the group at large. As it has been so often pointed 
out, the tubes and 'buses carry such vast numbers of passen- 
gers nowadays that the addition of a very little extra cost per 
passenger may make all the difference between the companies 
running &t а loss and at а substantial profit. Underground 
income bonds have recovered to 574, and in them there is 
probably more scope for improvement than in any other stocks 
of the Underground companies. Amongst the foreign trac- 
tion issue, little change has occurred. Bombay preference hold 
their recent rise at 131. Brazilian Tractions are a rather un- 
0 market, while in Anglo-Argentines there is nothing 
oing. 

Anglo-American Telegraphs are easier again, but the Eastern 
group holds its prices. Various of the dollar securities in the 
telephone and telegraph list are better. Marconis went back 
to 2 11/16, influenced chiefly by the prevailing dulness round 
the House in consequence of the coal position. In the tele- 
graph manufacturing shares, Henley preference at 34 show 
а fall of 2s. Gd. Siemens are a little better at 24s. 6d. Of the 
others in this market, Edisons are steady at 20s. General 
Electric ordinary receded to 27s. 6d., Babcock & Wilcox to 
25/16. Armament shares have been pressed for sale, more 
especially Vickers, where some of the larger holders in the 
North of England have been rather fidgetty since the passing 
of the interim dividend. Rubber shares are dull, in conse- 
quence of the flatness of raw rubber at a shade below 1s. 8d. 
per lb. The prophets are agreed that there is every reason to 
look for a material rise in the price of the produce, and that 
conditions point to the present price being unduly depressed., 
some declaring it to be purely artificial. The only thing which 
declines to respond to the unanimous consensus of opinion 
that rubber is too cheap, is the price of rubber itself. 


SHARE LIST OF ELEOTRIOAL OOMPANIES, 
Home ELECTRICITY COMPANIRB, 
Dividend Price 


pe Sep. l4, Yield 
| 1918. 1919, 1990. Rise or fall. p. o. 
Brompton Ordinary. өө ee 8 19 Bard — д9 13 0 
Oharing Cross Ordinary .. 4 7 — 10 16 8 
do. do. do é Proeft... 44 4 2 == 8 8 8 
Ohelsea.. ee ee ee ee 8 4 3 — i 519 5 
eu of London xs s oe 8 10 155 — 8 17 10 
о. do. 8 per cent. Pret... 6 6 11 — 617 3 
County of London u^ T 1 8 7 me 10 9 10 
do do. 6 per conb, Pref, 6 6 в - тво 
Wenaine*^n Ordinary oo „ 6 7 — 906 
London E eoctrio  .. EN ee Nil 2 1 — воо 
do. do. 6 peroent.Pref.. 6 8 — 10 0 0 
Metropolitan. © = - b 6 24 —1 11 8 6 
do. 4 percent. Pref, .. 44 44 н — 800 
St. Јат зв? and Pall Mall. ee 10 19 — 9 1 3 
Sonth Condon ee eo ee 5 6 9 — 9 19 0 
South M atropolitan Pref... ee 1 7 1 I- — 8 4 8 
Westm nater Ordinary ee ee 8 10 b — 10 0 0 
TELEGRAPHS AND TELEPHONES, 
Anglo-Am. Tel. Pref, eo T 6 6 784 —1 9 19 10 
о. Det. ec oe 88/6 14 17 * i 8 18 10 
Chile Telephone ee ee ee 8 6 — 65 4 4 
Cuba @ub. Ord. T MS T 7 7 7 — *9 6 8 
Eastern Extension ee oe ee 8 10 1 — +6 14 4 
Eastern Tel. Ord. .. Yee es» 8 10 149 om 14 4 
Globe Tel. and T, Ога. ee m 8 10 14 — $ 14 4 
do. do. Pref, .. КР 6 6 == #13 
Great Northern Tel, 2v eo 929 29 £0 = it 0 0 
Yndo.F'nropean ве oe on | 18 10 80 ее 8 6 8 
Marconi E Ке M „ 95 214 — Js 9 6 2 
Oriental Telephone Ord, .. „ 10 19 94 = *4 186 0 
United R. Plate Tel. eo ee 8 8 68 — е6 1 0 
West India and Panama .. „„ 18 NI tà == Nil 
Western Telegraph.. T 8 10 14i == *8 14 4 
Номи Rats, 
Central London Ord. Assented .. 4 4 414ха == 9 15 10 
Metrop )Mitan .. бу - ө 1 1 20 +4 6 6 0 
do. District 15 , NH N 15 — Nu 
Underground Electric Ordinary.. Nil Nil 18 — Nil 
do, do, “A” ,. Nil Nil Б/- — Nil 
do. do, Income .. 6 4 574 +1 — 
FonREkIGN Trams, &0, | 
Arng!o-Arg. Trame First Pref, .. Nil 5 8 — B 9 3 
do. do. 2nd Pref. .. Nil Nil 8} — Nil 
до. do. 6 Deb. à 5 5 Hl — 813 6 
Brazil Tractions  .. ae . Nil Nil 47 == Nil 
Bombay Electric Pref.  .. s 6 6 19 — 410 7 
British Columbia Elec. Rly. Pfce. b 5 52 = 910 6 
do, do,  Preferrred 94 5 4 — 7 4 4 
до. do, Deferred Nil 8 4 — *7 4 4 
o. do. Deb. v 4} a 55 — 914 7 
Mexico Trams 6 percent. Bonda.. Nil N 45 +8 RI 
do. 6 per cent. Bonds.. Nil Nil 85 +5 Na 
Mexican Light Common .. „ Nil Nil 16 +8 Nil 
do, Pref. s . Nil Nil 974 +4 Wit 
do, let Bonds.. . Nil Ni 57 +4 Nil 
MANUFACTURING COMPARINS, 
Babcock & Wilcox .. ee • 16 15 2172 — 16 8 9 10 
British Aluminium Ога, .. „ 10 10 1j. ==» 10 0 0 
British Insulated Ord. oo ee 124 16 1 $ — B 8 6 
Oallenders = - „ 95 15 ii — 11 в 6 
” 64 Pref. ee co oe 64 64 18/- = 1 4 6 
Oastner-Kellner А T . 20 17 8 — 518 4 
Orompton Ord. oe ee oe 10 10 17/6 — 11 8 6 
Edison- Swan, A МР ee 10 10 — 10 0 0 
do. do. ö per cent. Deb. б 5 784 — 66 9 
Bleotric Construction s. „ 10 10 18/9 — 10 19 2 
Gen. Elec, Pref,  .. oe ee 64 6% 18/6 — 105 
do. Ord, eo ve ee 10 10 t — 9d 17 5 7 
Henley oe ee ee eo oe 25 15 1 — Bill 5 
do. 4} Pr ef... 4h 48 Ba —b 740 
India-Rubber.. Же "m es 10 10 1 — во 0 
Met.- Vickers Pret, ee ee ee — 8 9 — 1 6 а 
Siemens Ord.. ë eec ee ee 10 10 24/6 + 6d. в B 8 
20 20 20 — *6 0 Q 


Telegraph Con, "T és we 
` + Dividends paid free of Income Тах, 
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THE BRITISH ASSOCIATION.—IV. 


The Testing of Materials at High Temperatures. 
By Pror. F. О, Lra. (Abstract.) 
Section G.—Engineering. 


EXPERIMENTS on metals carried out by the author at Bir- 
mingham have included, inter alia, tensile tests, and hardness 
tests at temperatures varying from © deg. О. to 900 deg. C. 
in the former case and to 500 deg. C. in the latter. From the 
tensile tests have been obtained :— 

1. The breaking strength. 

2. The elastic limit. 

3. The yield point (when possible). 

4. The modulus of elasticity. 

5. Elongation per cent. 


The tests have been carried out in electrically-heated furnaces. 
One furnace used has a porcelain tube 24 in. diameter, 24 in. 
long, wound with a platinum strip. Such furnaces are expen- 
sive, and satisfactory porcelain tubes are not easy to get. The 
one mostly used consists of a steel tube 4 in. outside diameter, 
à in. thick, wound non-inductively with nichrome wire. ‘This 
18 insulated from the steel tube by strips of uralite laid along 
the tube. The whole is encased in asbestos wool, and a 
covering tube of tin, which is again covered with asbestos 
cloth. Two circular plates held together by four bolts, and 
to which the terminals, suitably insulated, are connected, coin- 
plete the ends of the furnace. No trouble has been ex- 
perienced with these furnaces even when working with 
temperatures well over 700 deg. C. For the hardness tests the 
furnace shown in fig. 1 was constructed. This is very similar 
in construction jo the furnace just described except that at 
one end it has а heavy anvil and at the other end a guide 
for the plunger. When being used on the Brinell machine, 
the anvil is insulated by asbestos. А standard steel ball 10 mm. 
in diameter is attached to the plunger. А small transverse 
tube pierces the cylinders of the furnace to allow the thermo- 
couples to enter the furnace conveniently. "Temperatures were 
generally measured by iron-constantan or copper-coustantan 
thermo-couples. | i 

Aluminium Alloys.—The use of aluminium alloys for parts 
of motor car and aeroplane engines has made it necessary to 
inquire carefully into the effect of temperature on such alloys. 
Copper, manganese, nickel, and magnesium have a consider- 
able effect in hardening aluminium alloys, and increasing their 
strength at temperatures above 150 deg. The high percentage 
zinc alloys diminish in hardness so rapidly that they are not 
of much use for pistons. Alloys that maintain a hardness 
number of, say, Wat 300 deg. C. appear to be quite suitable 
for pistons and have given good results in flight. 

Alloys containing from 8 to 19 per cent. of copper should 
give this hardness number, and those containing lower per- 
centages of copper with nickel and magnesium, or iron und 
magnesium give much higher hardness numbers at this tem- 
perature. They are, however, much more troublesome in the 
foundry. At the temperature of 300 deg. the hardness is 
practically independent of whether the alloy has been sand or 
chill cast. | 

Steel and Reinforced Concrete.—The importance of studviug 
the effects of temperature on materials becomes significant in 
connection with the attempts made to construct fireproof 
buildings. | 

Results obtained from tests of mild steel, which had actually 
been supplied for reinforced concrete, show that the breaking 
strength at zero degrees Centigrade was 30 tons per sq. in. 
The maximum strength was obtained at about 935 deg. C. 
No attempt was made to determine this actual temperature 
with very great precision, but from other experiments on 
quenched and tempered steels containing from 0.48 per cent. 
carbon to 1.2 per cent. carbon there seems every indication 
that at about this temperature a '' peculiar " point occurs оп 
the curve of breaking strength. 

At temperatures bevond 300 deg. C. the strength diminishes 
very rapidly, and at a temperature, from 615 deg. to 640 deg. 
C. the breaking strength is less than 7 tons per sq. in. The 
actual temperature at which the fracture takes place at this 
stress depends upon a time factor of heating and loading. 

The breaking strength of the steel reaches the design work- 
ing stress of 7 tons per sq. in. at a temperature very little 
more than 600 deg. C., and there seems no doubt that if 
the beams and slabs are fully loaded failure is bound to take 
place when the steel reaches a temperature approximating 
to 650 deg. C. This, then, is a fundamental fact of import- 
ance in considering this question of fire-proofing. If the 
concrete covering is too thin, or if it cracks and fritters under 
the temperature to which it is exposed, then the steel must 
quickly reach the dangerous temperature. On the other 
hand, if the steel can be kept below this dangerous tempera- 
ture for a certain length of time. during which the worst 
part of the fire may have spent itself, then the building is 
ikely to survive. | 

None of the tested alloys, even at ordinary temperatures, 
show any very definite yield until long after the elastic limit 
of the material has been passed. In fact, of nearly all the 
alloys, it can be said that yield point as usually understood 


has no real meaning. The effect of temperature on the elastic 
modulus and on the form of the stress-strain curve is very 
noticeable, and in some cases may be more important than 
the effect on the ultimate strength. For example, the strength 
of manganese bronze is reduced from 32.5 tons per sq. in. at 
ordinary temperatures to 12.6 per sq. in. at 350 deg. C. while 
its elastic limit is reduced from 6.3 tons per sq. in. to less 
than 0.4 ton per sq. in. Permanent set begins to take place 
even at very small loads, and at a very low stress creep with 
time is noticeable. The following particulars are of interest :— 


. DELTA METAL. 


Temperature, Ultimate strength. Modulus of elasticity. 
Tons per sq. in. Tons per sq. in. 


Elastic limit. 
Tons per sq. in. 


15 32:05 6'890 4'6 
250 28˙0 6˙290 2˙8 
350 ; 18˙6 3 870 0˙8 
150 152 No definite value leas than 0'2 


Ultimate Strength and Hardness.—The author thinks he 
may claim to have been the first to determine the hardness 
numbera of metals at high temperatures. The furnace shown 
m fig. 1 has been used in these determinations. 

The results obtained are of very considerable interest in 
connection with nearly all the alloys. Alloys of copper and 
nickel maintain their hardness to a temperature of 450 deg. 
in à remarkable nummer, while nearly all the ordinary copper 
alloys diminish very rapidly in hardness at temperatures 
beyond 250 deg. C. Nickel steel maintains its hardness better 
than all the alloys except the two mentioned. 

There is a striking sunilarity between the curves in all 
cases. For monel metal, strength, elastic limit and modulus 
of elasticity are, exactly like the hardness, affected to a much 
less degree by temperature than the same quantities for the 
other copper alloys. | 

At 500 deg. C. its breaking strength, elastic limit and 
modulus of elasticity are all more than 80 per cent. of the 
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same quantities at ordinary temperatures. Both hardness 
and breaking strength are maintained by nicro-copper, which 
contains only 2 per cent. of nickel. 

The remainder of the paper is devoted to a record of similar 
tests carried out on blocks and cylinders of concrete and 
cement. The questions presenting themselves are: — 

Is it possible to obtain a covering for beams, slabs, and 
columns that will not readily crack, and is such a bad con- 
ductor that it will prevent the steel and concrete from reaching 
dangerous temperatures? If not, can other means be found 
for keeping the reinforcement cool in case of fire? These 
questions have not been answered, and probably the answer, 
if found at all, will only be found after considerable research. 
The final answer will not be found in the engineering labora- 
tory, but as in other engineering problems, a good deal of light 
can be thrown upon this one by small scale laboratory experi- 
ments. As far as the steel is concerned, the tests detailed 
clearly indicate that its temperature must be kept below 
650 deg. C. If some of the alloy steels ever become cheap 
enough and can be used for reinforced concrete, slightly 
higher temperatures may be allowable without risk of failure, 
but then advantage could not be taken of the high breaking 
strength of these allovs at ordinary temperatures if the failing 
stress under temperature is still to be 7 tons per sq. in. 


The Efficiency of Transmitting Aerials and the Power 
Required for Long-distance Transmission. 
By Pror. G. W. O. Hower, D. Sc. (Abstract.) 
Section G.—Engineering. 

Or the total power supplied to the aerial of a transmitting 
station a portion is dissipated in the resistance of the wires 
constituting the aerial, tuning coils, secondary winding of the 
oscillation transformer, and earth or counterpoise wires, а 
portion is dissipated in imperfect dielectrics situated in the 
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electric field, such as wooden masts, buildings, soil, &c., and 
a portion is radiated. The resistance of wires can be cal- 
culated with considerable accuracy, and losses due to radiation 
can also be computed, but it is very diflicult to form even а 


rough estimate of the dielectric losses. Radiation resistance 


is inversely proportional to the square of the wave-length. 
With regard to the dielectric losses it is known that the power- 
factor of a condenser is approximately independent of the fre- 
quency. Hence the product of the square of the R.M.S. cur- 
rent, and dielectric resistance bears a fixed ratio to the product 
of the R.M.S. current and the aerial voltage. Dielectric resist- 
ance is therefore inversely proportional to the frequency or 
directly proportional to the wave-length. The resistance of the 
wires can be made &mall, and it is less dependent on the 
frequency than the radiation and dielectric losses. If the 
wave-length were increased by inserting additional turns in the 
inductance, the conductor resistance would thereby tend to 
increase, but this would be counteracted to some extent, if 
not entirely, by reduced skin-effect. The total resistance is а 
minimum (Rm) for that wave-length (Lm), at which the 
dielectric losses are twice the radiated power. From the 
observed values of the total effective resistance of the aerial at 
three different wave-lengths it should be possible to deter- 
mine the three component resistances, but the measurements 
would have to be made with special care to give accurate 
values. If it be assumed that the resistance of the wires be 
negligibly small, the radiation resistance is a third of the 
measured total resistance, and the effective height may be 
calculated, taking certain assumptions into account. 

_ A formula thus arrived at has been applied to data given 
in Bulletin No. 9 of the U.S. Bureau of Standards, with the 
following results :— 


Carpaci!'y А Effeo- 
А Leng h. 4 “Height. : 
Aerial. -9 Ў І, n tive 
Metres. faradi; Metres. m 


\ 
| 
| = Height. 
i 


Bureau of Standards. 


harp. Р ‚| 4206 1°26 548: FOO |1115 | 3243 
Signal Согра, flat top| 11^ 171 39°6 1.300 | 67 485 
Capitol, flat top ‚| 85 2:33 | 44:2! 1000 | то | 330 
Navy Yard, harr 518 (ШЕ: 548 90| 5i 201 


U.S. S. Maine, flat top| 329 125 38˙ 4800 225 174 
U. S. S. Maxssachuxett x, | 
flat top . : ‚| ЗАЧ 110 39 1,000] 275) 241 
71 


137 
9˙4 | to} 7 
L83 


The wire resistance, although assumed to be negligible in 
these calculations, is not so, but in the absence of further data 
it can only be said that the actual values of the effective 
heights must be less than these calculated values, and in some 
cases probably very much less. It has been stated that the 
Arlington antenna has an effective height of 137 metres, but 
how this was determined is not known; the above calculation 
indicates a much smaller value. It should be pointed out that 
this aerial is supported by three steel towers in which currents 
will flow in opposition to that in the vertical portion of the 
aerial, thus reducing the radiated power for a given aerial cur- 
rent and lowering, therefore, the effective height. Insulating 
the feet of the towers may reduce these currents to some 
extent, at the expense, however, of additional dielectric losses 
in the neighbourhood of the feet of the towers. The San 
Paolo aerial at Rome is supported by three wooden lattice 
towers 218 metres high, and it is stated that it has a minimum 
resistance of 3.275 ohms at a wave-length of 7,000 metres. 
Reception tests on a calibrated frame aerial indicate un effec- 
tive height of 138 metres. Neglecting the wire resistance, the 
formula used above gives an effective height of 153 metres. 
To obtain 138 metres one must assume the conductor resistance 
to be 1.4 ohms. This is an improbably high value, and tends 
to confirm the doubt expressed in a paper read before the 
Institute of Radio Enyineers as to the accuracy of Ше 
measured resistances with undamped waves. 

It is evidently desirable that very accurate measurements 
should be made of the total effective resistance at various 
wave-lengths of different types of aerials making allowance 
for the high-frequency resistance of the aerial, tuning coils, 
and earth wires, or counterpoise. By making such measure- 
ments on aerials with steel masts and dan masts, with 
earthing wires and insulated counterpoises, much valuable in- 
formation would be gained as to the magnitude of the losses 
and as to the use or misuse of every kilowatt generated. With 
the limitations at present imposed by the stage of development 
reached in the construction of large thermionic valves, the 
last-named consideration is one of the greatest importance. 

From the effective height, the root-mean-square current, and 
the wave-length. the radiated powér can be calculated, and 
the ratio of this to the total power supphed to the transmitting 
aerial may be called the efficiency of the aerial. By inserting 
this ratio in à formula the total power required to produce а 
given received current in an aerial can be calculated. Fur- 
ther formule are given in the paper to show the further 
relationship of aerial efficiency to other factors, and figures 
are given to show that if a warship, with an aerial for which 
the wave-length at which the dielectric losses are twice the 
radiated power is 1,000 metres, transmits at a wave-length of 


Arlington, sloping top| — 
`1 107 


3,000 metres, less than 2 per cent. of the energy actually 
supplied to the aerial is radiated, the remaining 98 per cent. 
being dissipated in aerial losses. At a wave-length of 1,000 
metres 30 per cent. may be radiated. Several tables showing 
the power required for various transmission distances are in- 
cluded in the paper, but it is explained that the figures are 
based upon the Austin-Cohen exponential factor, which is of 
uncertain application for distances greater than about 5,000 
kilometres, and for wave-lengths exceeding about 10 kilo- 
metres. The tables and curves bring out clearly the enormous 
saving of power which can be obtained by using aerials with 
such small dielectric losses that the minimum total effective 
resistance is reached at long wave-lengths. For a given aerial 
there is always а wave-length at which the power necessary 
for a given distance is a minimum. At longer wave-lengths 
the inefficiency of the aerial more than counteracts the im- 
proved transmission. 


Next Year's Meeting. 


i 

The next meeting of the Association will be held at Edin- 
burgh, from September 7th to 14th. The president will be 
Sir T. E. Thorpe, Emeritus Professor of General Chemistry 
of the Imperial College of Science and Technology, South 
Kensington. Professors H. H. Turner and J. L. Myres, both 
of Oxford, have been reappointed general secretaries, and Sir 
Charles Parsons succeeds the late Lord Rayleigh as treasurer. 

In 1922 the Association will meet in Hull. 


ELECTRICITY SUPPLY LEGISLATION IN 
HOLLAND. 


Tur long-expected Government Bill for dealing with the elec- 
tricity supply question in Holland has now been introduced 
in the Second Chamber of the States General by the Minister 
for Fublic Works. It is based mainly upon the suggestions of 
the Commission which inquired into the problem and presented 
a report in April, 1919, which proposes the creation of а semi- 
State undertaking for bulk production, and brings into exist- 
ence an Electricity Council as an advisory organisation. The 
first article of the Bill, which is entitled The Electricity 
Supply of the Country,” provides for the formation of a joint 
stock company under the title of the Netherlands Electricity 
Works for the establishment and carrying on of equipment 
and works for the production of electricity which is to be 
rendered available to other parties, its transmission by means 
of primary high pressure conductors, and its transformation 
in sub-stations which are directly connected with the primary 
network. In special cases, however, the company is em- 
powered to undertake the installation and operation of works 
for the distribution or supply of electricity. Shareholders in 
the company can only be (1) the State, (2) the provinces, or 
in place of these, companies whose object is to supply elec- 
tricity and in which the preponderating influence is held by 
the provinces or the communal authorities, (3) the communal 
authorities, and (4) any trade which is indicated or permitted 
by the Crown. After hearing the Electricity Council, the 
Minister for Public Works will determine what high pressure 
conductors must be considered as primaries in the sense of 
this article. 

It may be remembered that the Electricity Commission 
reported in favour of the whole production in general being 
entrusted to the State, but the Minister gives his preference 
to a central corporation for this purpose. The Commission 
also expressed the opinion that it would not be necessary 
by prohibition conditions to prevent parties other than the 
State from taking in hand production, transmission, and 
transformation in so far as these operations did not take 
place for their own use, but the Bill submits that the re- 
quisite unity in supply would not be obtained if the supply 
were left entirelv free Ьу the Government, and for this reason 
prohibition conditions are included with regard to the establish- 
ment and operation of equipment and works, as proposed 
in the first article, by other parties than the State and the 
holder of the concession, that is, the company. As the pro- 
vinces for a considerable part will be dependent upon the 
company for the supply of energy, it is assumed that they 
will duly appreciate taking up a participation in the company 
because onl in this way will they be able to obtain a joint 
right of determination in the management of the company, 
and in this manner, in the opinion of the Minister, the 
strongest argument brought forward by the Commission in 
favour of direct State working is deprived of its force. 

It is considered that the composition of the shareholders in 
the company is such as in general will ensure that solely the 
publie interests will be served by the company. "The statutes 
will be drawn so that the State will have a majority of the 
shares, and thus possess a dominating influence in the com- 
pany, upon which a concession must be conferred in order 
that it mav properly discharge its duties. Conditions in the 
concession are to be included in the spirit of those which have 
already been granted to provinces and provincial companies, 
unless the close relations between the State and the company 
render necessary the adoption of conditions which deviate 
from the former. At the saine time the Bill makes provision 
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for State working, if thought advisable, at some future. period. 
Thus it is stipulated that if the Government thinks it will at 
any time itself directly take in hand the supply of electricity 
for which a concession is given, the necessary authority 
for this purpose will be found both in the terms of the con- 
cession and the statutes of the company. 

It would so far appear as if the concessionnaire company i8 
to possess a monopoly of bulk production for supply to dis- 
tributing companies. This is, however, not necessarily the 
case. In this respect the Bill states that the concentration of 
the production of electricity, taking into consideration the 
large expenditure involved at the beginning, will only be 
able to be proceeded with in a gradual manner, and thus 
various parts of the country will remain outside the efforts 
of the company in the early stages of its existence. This 
being the case, it is obvious that the parts of the country 
which will derive no advantage from the svstem will also, 
in general, not experience any disadvantage if the under- 
takings which have already embarked upon the вирріу of 
electricity or which. will take it in hand, are restricted in 
their freedom of movement no more than is completely neces- 
вагу. Аз a consequence, the Bill empowers the Crown to 


grant concessions to parties other than the company for the 
erection of equipment and works as previously mentioned, 
and to exempt them from the conditions concerning the 
prohibition of such. works. 

The Bill provides for State participation in the company up 
to a maximum of 10,000,000 fl. (£833,000), and the existing 
State supply works are aiso to be incorporated in the come 
pany. The concessions already in existence will continue in 
force when the proposed law comes into operation, but from 
that time forward the threat of confiscation will hang over 
the generating stations, transmission lines, and sub-stationa 
erected on the basis of such concessions. It is stated, for 
instance, that from the moment when the. law be- 
comes operative the Crown will be able, after hearing the 
Electricity Council, to withdraw the concessions in so far 
as concerns only the equipment and works referred to in the 
first article, thus leaving the existing companies in the 
position of mere distributors, dependent upon the semi-State 
company. One-third of the directors of the latter will have 
a seat on the Electricity Council, whose object is to advise 
the Minister of Public Works on all matters regarding the 
supply of electricity. 


MODERN 


MARINE PROBLEMS. 


By C. V. DRYSDALE, O. B. E., D.Sc., M.LE.E. 


(Abstract of the Eleventh Kelrin Lecture delivered before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


THE Council of the Institution has decided that the time has 
now come for the Kelvin Lecture to embrace other fields than 
those of Lord Kelvin's personal activities. The lecture deals 
with the scientific investigations carried out in marine pro- 
blems during and after the war by the Admiralty at its various 
experimental stations. Apart from the interest and import- 
ance of the subject there is a fitness in coupling it with the 
name of Lord Kelvin, who did so much for the submarine 
telegraph and for navigation. 

The late war confronted this country with problems of the 
gravest character for which it was little prepared, and the 
vital necessity for enlisting the highest scientific talent of 
the nation in attempting to solve Шеп was soon realised. 
The Institution co-operated enthusiastically in these efforts, 
both by the formation of its Anti-submarine Committee, and 
by the great personal service of many of its members in actual 
experimental work in the Admiralty stations and elsewhere. 

During the latter part of the war there existed an eflicient 
mobilisation of the scientific talent of the nation unique in 
the history of this country, and rapid advances were being 
made. Had this scientific force got into its stride in the early 
days, the history of the anti-submarine war at least might 
have been very different. 

What we are fundamentally concerned with is the genera- 
tion, propagation, and reception of impulses or disturbances 
through the sea, which may be either mechanical or acoustic, 
electrical, magnetic, electromagnetic, thermal, optical, chemi- 
cal, or possibly radiant in character. 

The sea, as being a greatly extended medium of high den- 
sity and elasticity, affords excellent propagation of mechanical 
or acoustic impulses, but its relatively high conductivity due 
to its salinity offers a formidable obstacle to the transmission 
of all electromagnetic disturbances, except those of the lowest 
frequency. At the ordinary supply of frequency of 50 cycles 
per second about 94 per cent. the amplitude is probably 
absorbed in 100 metres. Optical, thermal, and other forms of 
radiation are rapidly absorbed by it, and chemical action is 
obviously local and rapidly diffused, so that the problem of 
detecting the presence of a noiseless submerged body is of а 
most difficult character. 

The difficulty is greatly enhanced by the existence of dis- 
turbances which may easily mask the impulses it is desired 
to detect. As we are mostly concerned with objects within 
a few hundred feet of the surface, the reflections which take 
place owing to the great difference in the mechanical and 
electrical properties of the sea and the air frequently give 
rise to embarrassing interference phenomena, which are fur- 
ther complicated by surface waves; the same trouble is pro- 
duced to a lesser extent by reflections from the bottom or 
from rocks in shallow water. Added to these disturbances are 
water noises caused by the waves and by the motion of an 
observing ship, or the noises caused by its machinery of 
propulsion, &c., as well as earth currents“ and magnetic 
storms. 

In consequence of these disturbances, almost all our energies 
have to be devoted to the study and elimination of the dis- 
turbances, or to methods of discriminating between the source 
and the disturbances. 

Enough has been said to show that а new chapter in science 
has to be written on “ The Physics of the Sea," and that 
we have to go to school again and imagine ourselves living 
in a conducting or seini-conducting lamina which is almost 
opaque to the majority of disturbances, acting on electro- 
magnetic waves as tar does to ripples, so that they are ab- 
sorbed in a few wave-lengths. 


It is to be regretted that many of the most interesting and 
effective devices cannot be described for obvious reasons. 


I. DETECTION. 


In spite of the number of phenomena theoretically available, 
the practical range-of detecting devices is narrowed down to 
a comparatively few phenomena and modes of application. 

Fig. 1 shows three forms of hydrophone which have proved 
of considerable service. In the first, A, a heavy circular metal 
case is provided with a diaphragm on one side, to the centre 
of which is attached an ordinary button granular microphone. 
This is a fairly sensitive and effective hydrophone, and has 
been in continuous service. ‘The determination of direction 
is as important as the actual detection, and fig. 1 (B) 1s one 
of the best forms of directional hydrophone. It consists of 
à thin metal diaphragm about 4 in. diameter supported in 
a heavy lenticular-shaped ring so that the water is on both 
sides of it. At the centre of this diaphragm a simple granular 
microphone is fixed in a watertight capsule. When the sound 
waves strike the diaphragm nearly normally the hydrophone 
has its maximum sensitiveness, but when they are edge on, 
they act equally and oppositely on the two sides of the 
diaphragm, so that the effect is neutralised and no sound 
is heard. The positions of ninina are very sharp and well 
defined. 

The variation of intensity is approximately represented by 
the polar curve, which shows a minimum when either edge 
is towards the source. On this account this portable direc- 
tional hydrophone is called bi-directional. Its sensitiveness is 
only about one-fourth of that of the non-directional form, 
but it has proved of great value. 

By fitting a baffle’ plate, supported a few inches away 
from one face of the diaphragin as in fig. 1 (c), the sound is 
virtually shielded from that face, and a single maximum can 
be observed when the other face is turned to the source. This 
gives a uni-directional hydrophone, but its directional pro- 
perties are inferior to those of the unbaflled bi-directional 
instrument. The best results are obtained by coupling a 
uni-directional and а bi-directional hydrophone on the same 
vertical axis, and rotating them until silence is obtained on 
the latter combined with maximum intensity on the former 
instrument. 

So far as fixed. stations are concerned these hydrophoncs 
fulfil their promise very satisfactorily, but they are practically 
useless for the important case of listening from a moving 
ship, owing to the water noises produced by its motion. 

An immense amount of work has been done on towed 
devices, in which microphones are enclosed in rigid or 
flexible stream-line bodies, which are towed behind the ship. 
Considerable success has been obtained. with some of these 
devices, but a difficulty then arises as regards direction. In 
some cases à small directional hydrophone can be employed 
inside the towed body, but it is frequently preferred to tow 
two or more hvdrophones and to obtain directional indications 
either by “binaural”? or“ sum and difference ” listening. 

The binaural method developed largely in the United 
States depends upon the simple principle that if sound falls 
upon two receivers separated by a short distance, it reaches 
them at different times unless the source is in the median 
plane between them. If the two receivers communicate with 
the two ears, the source will appear to be on one side or 
other; but by rotating the bar carrving the receivers, the 
source appears to cross over behind the observer from one 
ear to the other, and this cross-over occurs when the bar is 
perpendicular to the direction of the source. This method 
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has been found of the greatest value in the location of aero- 
planes by emploving two trumpets communicating by stetho- 
scope tubes to the observer's ears, but it has been much less 
easy to apply to hydrophones, owing, first, to the difficulty of 
producing granular microphones which are identical in acous- 
tic properties, and, secondly, to the fact that it is often im- 
possible to rotate the coupled hydrophones when attached 
to a ship or enclosed in towed bodies. The difficulty is en- 
hanced also by the fact that the velocity of propagation, and 
hence the wave-length of a given sound, are nearly five times 
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as great in water as in air, so that the distance between 
the hydrophones must be correspondingly increased. 

If two ordinary microphones are fixed close together so 
as to be similarly affected by a souree of sound, and are 
joined to the primaries of two ordinary telephone induction 
coils, then if the secondaries of these coils are connected 
in series to a pair of receivers, the effect observed is either 
the sum or the difference of the effects of the two microphones 
according as the secondaries are assisting one another or are 
in opposition. But with ordinary carbon microphones it 
frequently happens that hardly any difference is noticeable, 
owing to different phase relations in the two microphones. 
By replacing the ordinary mica diaphragimns by indiarubber 
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the selective properties of the microphones аге mnch re- 
duced and better balance can be obtained. In this way, and 
by enclosing the microphones in rubber blocks, fairly perfect 
pairing can be obtained, which is essential if correct binaural 
listening is required. 

The rotation of the bar carrying the microphone is a trouble- 
some matter, and to obviate it, various forms of binaural 
compensator have been employed which enable directions 
to be obtained without rotation of the microphones. The 
compensators depend on the principle of introducing variable 
lengths of air path between the receivers and the observer's 
ears. If the sound reaches both microphones in the same 
phase, i.e., from а point in the median plane between them, 
and each microphone is connected to a receiver at the cor- 
responding ear of the observer there will be binaural balance; 
but if the source is on one or other side of this plane there 
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will be a difference of time between the arrival of sound at 
the two microphones, which can be compensated by a 
different length of air path between the receivers and the 
ears. Fig. 2 shows diagrammatically a simple form of straight 
sliding compensator, in which the receivers are fixed at 
opposite ends of a long straight tube, the centre portion of 
which can slide in the end portions so as to obtain the 
required difference of path. A more convenient form of com- 
pensator is made by the Automatic Telephone Co., and is 
similar in principle to the original American instrument. Two 
circular plates are arranged to revolve 
&moothly over one another, and have 
aim grooves cut in their faces, forming the 
air paths. The sound from the receivers 
is introduced into these grooves and 
taken from them to the ear by rubber 
tubes, and by revolving one of the disks 
the length of air path on one side is 
lengthened, and on the other side short- 
ened, so that by turning the compensator 
the same effect is produced as by rotat- 
ing the microphones. 

Instead of binauralling some observers 
prefer to work directly on the sum and 
- difference " principle. If the source is 
in the median plane between the micro- 
phones, and they are properly paired, 
there will be a certain amount of sound 
which can be balanced out either by 
swinging the microphone or by introduc- 
ing the compensator as above. Prof. 
Speurinan has introduced a reversing 
stopcock device for interchanging the 
stethoscope listening-tubes to the ears, 
which increases the accuracy of binaural 
listening. 

Lastly, dealing with directional com- 
binations, two or more simple hydro- 
have fixed base lines, and the binaural 
phones are towed simultaneously во as to 
or the sum and difference " principle 
is employed with them. Two such 
hydrophones can be towed one behind 
the other as in fig. 3 (a), but in that 
case there will be no indication on which 
side the source is; the time difference 
is evidently the same for any point on 
а circle surrounding the axis, or for the points P and о in the 
figure. By towing two hydrophones abreast with a spreader, 
as in (b), this ambiguity disappears, but it is then uncertain 
whether the source is ahead or astern. If three hydrophones 
аге used as in (c) this ambiguity is eliminated, as binauralling 
can be conducted on any pair. In (d) we have the towed body 
devised by Messrs, Redfern & Dobie, in which three hydro- 
phones are mounted on a board with streamed edges. 

The above is only an outline of the immense amount of 
work which has been done on towed listening devices, to say 
nothing of the special cables which have been constructed 
to take the considerable strains involved. For this purpose 
cab-tyred cables with central steel cores have been largely 
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used, and the various cable manufacturers have rendered 
great service in their design and construction. 

Towed devices are troublesome to handle, and the modern 
tendency is in favour of apparatus for use on board ship. 
The principle of acoustic integration, apparently first put 
forward by Prof. A. W. Porter, points to the employment 
of large flat surfaces for reception. Many important applica- 
tions of this principle have been made both in the United 
States and in this country, and considerable success has been 
obtained with the devices based on it. Its chief objection 
is that it is impracticable to swing a large receiver on board 
ship to receive from various directions; but this difficulty 
has been to a large extent overcome by introducing a variable 
phase difference into the receivers attached to different parts 
of the diaphragm, thus enabling a maximum senaitiveness 
to be obtained for various directions of the source. 
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The Walser gear, invented by Lieut. Walser, of the French 
Navy, instead of using a large plane receiving-surface, employs 
а pair of blisters on the two sides of the hull. Each 
of these blisters is about 3 ft. 6 in. diameter and is provided 
with a large number of thin circular diaphragms, so that 
the arrangement looks like the compound eye of an insect. 
When sound waves fall on this blister the vibrations of the 
diaphragms are communicated to the interior air and come 
to an approximate focus as in the case of a lens or rather of 
a one plate." А conical trumpet placed at this focus and 
provided with a rubber tube and ear piece is all that is re- 
quired for listening. As the direction of the source changes, 
the position of the focus revolves round the centre of curvature 
of the blister, and by mounting the trumpets on suitable 
rotating gear, the observer is able to locate the source by 
first observing whether the sound is louder on the port or 
starboard side, and then rotating the trumpets till à maximum 
is obtained. Fig. 4 shows the internal mechanism of a 
Walser cabin; A is the blister; B, C diaphragms, D collecting 
trumpet, and E—N rotating gear. 

A second device of great theoretical interest is the hydrogen 
or H tube of Mr. H. W. Hilliar. The velocity of sound in 
hydrogen and in water is very nearly equal. If, therefore, 
sound arrives at the end of a long tube at practically the 
same speed as it does in the water outside, and if the tube 
is turned towards the source, the sound entering at every 
part of it reaches a receiver or listening tube at the end of 
the same phase. This may be called the principle of longitu- 
dinal integration, as distinguished from that of transverse 
integration previously described, and it has the advantage that 
the whole of the sound collected from the entire surface of 
the tube is concentrated on a single receiver. If the source 
is not in line with the axis of the tube the axial velocities 
are not the same, and partial cancellation results, so that 
the device is' directional. At ordinary temperatures, the velo- 
city of sound in hydrogen is somewhat less than that in 
water, but by steam-heating the hydrogen the velocities can 
be made practically exactlv equal, and the device has fairly 
definite. directional properties. 

Good work has been done in the application of inboard 
inagnetophones with devices for eliminating water and other 
noises on the interference principle. Magnetophones are in- 
ferior to microphones in actual sensitiveness, but they have 
the advantage of having no grating noises, so that they will 
stand considerable amplification, and they are easy {о pair 
for binauralling. 

Fig. 5 shows Mr. B. S. Smith's “ air drive ” magnetophone, 
which consists simply of an ordinary Brown reed telephone 
receiver mounted behind a diaphragm fixed on a heavy metal 
ring which is attached to the ship's side with the intervention 
of a rubber sound-insulating ring. The vibrations of the dia- 
phragm are communicated to the reed through the air in 
the interior, causing it to vibrate and to act ава magneto- 
phone. By employing four or more of these devices at different 
parts of the hull, approximate directions can be determined, 
which can be rendered more exact by binauralling. 

A very useful device in connection with listening arrange- 
ments of every kind, and which assists the reduction of dis- 
turbances with non-integrating hydrophones, is that intro- 
duced by Mr. J. A. Burgess. The sound from the receivers 
is led into an arrangement of tubes like a trombone во that 

16 divides into two paths in parallel before re-uniting. If the 
‘difference of the two paths is half a wave-length for a par- 
ticular frequency, that sound will be eliminated, and by em- 
ploying a number of pairs of tubes a number of frequencies 
can be blotted out while other sounds сап still be heard. 
In this way the disturbances due to water noises, &c., may 
be greatly reduced, and the frequencies of different sounds 
determined. Ап improved form of this arrangement has been 
devised by Mr. B. S. Smith on the lines of the American 
compensator, the required differences of path being obtained 
by a number of rotating disks. 

All the devices so far described depend upon the sound 
emitted by the submarine. When the latter is stationary or 
drifting they are useless, and acoustic methods can only be 
employed if the submarine either reflects or intercepts sound 
from another source. Reflection or echo methods are the 
more convenient, as the source of sound can be on the observ- 
ing ship, and as the object to be detected is small compared 
with any useful range the source must be of considerable 
intensity. A large number of devices have been constructed 
for producing powerful sounds under water. In the Wright- 
son syren a streain of water of about 30 gallons per minute 
is employed with a motor rotating a cup perforated) with 
holes. as in the ordinary svren. The Fessenden oscillator 
consists of а diaphragm which can he attached to the side of 
a ship, and to which is fixed either a soft-iron armature 
attracted by an electromagnet excited by an AC., or a coil 
traversed by an А.с. and moving in the gap of a powerful 
electromagnet. By means of these powerful acoustic. trans- 
mitters, not only is sound signalling possible at long dis- 
tances, but echoes have been obtained at considerable range. 
For open deep-sea work they may Һе of considerable value, 
where the object to he detected is far away from reflecting 
surfaces, but in shallow confined areas they may lead to 
great confusion, and it is. therefore, desirable to concentrate 
the emitted disturbance into a narrow heam and to rotate 
it in any direction required. This can he done by the 
principle of integration, and most interesting and powerful 


- methods of location have been developed on these lines, which 


enable the direction and approximate range of a submerged 
object to be determined from a ship at full speed.  High- 
frequency acoustic detection is probably the most powerful 
method of detection yet devised, and arose out of the Titanic 
disaster in 1912, when Mr. Lewis Richardson took out two 
patents for detecting obstacles by echo either in air or water, 
by employing a beam of sound of frequency from 5,000 
to 100,000 periods per second. ‘These echo methods promise 
to be of the greatest value for the detection of rocks and 
other ships, and probably of icebergs, and also for sounding 
operations. | 

The foregoing account gives an outline only of the work 
which has been done on acoustic detection. The modern 
improvements in submarine machinery and tactics, however, 
have very greatly reduced the possibility. of detection by 
acoustic means. 

Electromagnetic methods are usually based on the Hughes 
induction balance, which was seized on as the most attractive 
principle for detection. Unfortunately this impression is 
illusory. The method is essentially heterodynamic, so that 
we have to deal with the attenuation of the magnetic field 
from the coils and again with that of the induced field from 
the object to be detected. The magnetic field from a coil of 
small dimensions compared with the range, diminishes as the 
cube of the distance, and the absorption due to the con- 
ductivity of the water is very large at all but the lowest 
frequencies. Ав the reaction due to the obstacle also 
diminishes as the cube of the distance and is similarly affected 
by absorption, its reactive effect on the coils diminishes as 
the sixth power of the distance, and the absorption is squared, 
80 that although the sensitiveness may be remarkably great 
when the object is close to the coils, it practically vanishes 
at a very moderate range. From the point of view of measure- 
ment, a moderately high frequency is desirable, in order that 
ihe inductive effects should be large in comparison with the 
resistance of the coils; but absorption absolutely precludes 
this. In consequence the practical possibilities of this method 
seem theoretically to be very small, and all experience has 
confirmed this. 

Certain optical methods have been employed with some 
success, but do not warrant description. Thermal devices 
do not seem promising. Much valuable work has been done 
as regards secret signalling, which may be a valuable aid to 
detection, but this cannot be gone into. 


II. DEFENCE AND DESTRUCTION. 


Defence and destructive methods are of no less importance 
than detection, but the bulk of the applications to submarine 
mining, &c., must, however, be kept secret. 

A most valuable device which has become fairly well known 
and which has probably done more for the protection of 
vessels against mines than all other inventions put together 
is the paravane, invented by Commander C. D. Burney, R.N. 
This consists of a terpedo-shaped body towed from the vessel 
to be protected, and is provided with vanes so that it keeps 
outwards and below the ship. When the towing cable meets 
the mooring rope of a mine it forces it away from the ship, 
and the rope slips into Jaws which cut it through. Explosive 
paravanes have also been made for protection against sub- 
marines. 

The determination of the pressures developed in the water 
by explosive charges of different magnitudes has been in- 
vestigated’ by two independent methods. 

In the first, ably employed by Mr. H. W. Hilliar, the pres- 
sure 18 measured by the compression of small copper gauges 
similar to those used in ordnance trials. 

The second method gives a continuous record of the varia- 
tion of pressure. It was suggested by Prof: Sir J. J. Thomson 
and developed by Mr. D. A. Keys, and depends on the piezo- 
electric phenomenon во fully studied by the late Prof. Curie. 
If a crystal such aa quartz or tourmaline is subjected to pres- 
sure along its optic axis it becomes electrically charged on its 
surfaces, and as the elasticity of such crystals is very high 
this charge is developed practically instantaneously, and is 
proportional to the total force on the crystal independently 
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of its dimensions. By mounting plates of quartz or tour- 
maline in contact with a rigid metal backing, and facing them 
with an insulated tinfoil sheet, the charge developed can be 
communicated to an clectrometer so that the arrangement 
makes а very convenient pressure indicator. For the purpose 
of recording very rapidly-varying pressures а cathode-ray 
oscillograph is used. "The form hitherto employed was lent 
by the Cavendish Laboratory. and is shown in fig. 6.* A 
stream of electrons 1s emitted by an 8-volt tungsten filament 


22 d 8 
Fig. 6 was taken from a paper by Prof. J. C. MeLennan, 
F. R. S., see Elrc. Rev., August 22nd, 1919. 
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in а bulb, and passes through a pinhole aperture in a copper 
anode, between which and the filament a constant potential 
difference of about 4,000 volts 1s maintained by a high-voltage 
generator. The fine cathode-ray pencil thus produced passes 
first between the poles of a laminated electromagnet, and then 
between two long brass plates which are respectively con- 
nected to the tinfoil coating of the crystal receiver and to 
earth. After passing these plates the cathode-ray pencil 
passes into a camera in which a fluorescent screen is fixed. 
The whole apparatus is exhausted to an X-ray vacuum by 
means of а Gaede and auxiliary pumps. When the filament 
is glowing and the high potential difference is applied, a bright 
spot is seen on the fluorescent screen. On exciting the electro- 
magnet this spot moves transversely across the screen in a 
direction perpendicular to the magnetic field, and on applying 
a small potential difference between the two brass plates, it 
moves in a direction at right angles to this. For the purpose 
-of obtaining the records the electromagnet is excited by an 


A.C. of about 30 cycles per second, causing the spot to move 
over the screen in а simple harmonic manner, each traverse 
taking 1/160th second. The crystal receiver is suspended in 
the water with its face turned towards the explosive charge, 
and is connected through a highly insulated low-capacity cable 
to the brass electrode plate of the oscillograph. When the 
explosion occurs the beum is deviated laterally by ап amount 
proportional to the pressure at each instant and a time-pres- 
sure curve 1s traced out on the screen. This can be recorded 
by lowering a photographic plate in front of the screen, by 
means of a cord and pulley turned through an airtight gland. 

A new form of cathode-ray oscillograph has been designed 
ut Shandon which is portable and self-contained, and in which 
a roll-film camera is employed, actuated from outside by 
electromagnetic mechanism. A number of special instruments 
have also been devised for studying and recording the motions 
of mines jn tideways, &c. 


(То be continued.) 


NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Headers are invited to submit particulars of new or improved devices and apparatus, whioh will be published 
if oonsidered of sufficient interest, 


A Prepayment Attachment for Watt-hour Meter. 


For supplying energy to small consumers and a shifting 
population, such as, for example, are found at summer resorts, 
the prepayinent attachment for a watt-hour meter (fig. 1) just 
placed on the market by the WESTINGHOUSE ELECTRIC & MANU- 
FACTURING Co., is said to be especially useful. By means of 
the attachment a standard single-phase watt-hour meter can be 
converted into a prepayment meter, and if desired it can be 
changed back to a standard meter by replacing the standard 
register and cover. The prepayment attachment mechanism 


Fig. 1.— PREPAYMENT ATTACHMENT FOR 
WaATT-HOUR METER. 


is entirely mechanical. By placing a coin in the top of the 
coin chamber and turning the knob in the direction of the 


arrow the meter is made ready to give electrical service as . 


required by the consumer. This operation of the knob winds 
a clock spring which is unwound by gears at a speed depend- 
ing upon the rate per kilowatt-hour for which the energy 
is supplied. When the spring is completely unwound, a 
quick-break switch is automatically opened and the customer 
is without energy until another coin has been placed in the 
coin mechunism.—Electrical News (Toronto). 


The Tungar Rectifler. 


In our issue of May 25th, 1917, we described the Tungar 
rectifier, which consists of a bulb (which performs the rectifica- 
tion), а transformer, a reactance, and an enclosing case with 
the necessary connecting leads. The bulb operates in the same 
way as the thermionic valve used in wireless telegraphy and 
telephony, permitting current to flow in one direction only. 
In addition to the low-voltage tungsten filament (the cathode), 
there is a graphite electrode (the anode), a discharge of elec- 
trons taking place between the two. The bulb is filled with 
. argon, and the combination of the heated filament and the gas 


provides the valve action, since the current can only flow 
from the anode to the cathode. The transformer and re. 
actance are used for adjusting the current and voltage to the 
values required. | 

Tungar rectifiers are very simple in operation, and are 
suitable for charging accumulators and for the direct operation 
of various low-voltage D.C. appliances. The home garage outfit 
(fig. 2) consists of a Tungar bulb, an auto-transformer, a 6-amp. 
D.C. plug-fuse, bayonet adapter to fit standard lampholder, and 
a flexible cord for connecting to the battery. The case is of 
black japanned sheet metal, with a perforated cover. There 
are two sizes, 2 and 5 to З amperes, b. C.— the secondary voltage 
in each case being from 7.5 to 15 volts. "The bulb of the 
2ampere Tungar will carry 2.5 amperes continuously. 

The small rectifier is suitable for charging batteries for bells, 


The larger Tungar (5 to 


buzzers, telephones, and fire alarms. 
З amperes) is suitable for all charging service in a private 


garage. The normal a.c. voltages on which these rectifiers 
ure intended to operate are 110 or 220 volts, 25 to 60 cycles. 
Larger outfits are made, up to 12 amperes, 75 volts, D.., for 
use in public garages and battery service stations. 

Further particulars may be obtained from THE BRITISH 
THomson-Houston Co., Ілр., 77, Upper Thames Street, Lon- 
don, E.C. 4. 


A New High-pressure D.C. Generator. 


We have received. some particulars of a new type of machine, 
suitable for use as generator, motor, or transformer of direct 
current, at high or low pressure, from Merssrs. MACHINES ELEC- 
TRIQUES A COURANT CoNTINU HAUTE TENSION Romain Born, of 
Avenue Blonden, 66, Lisge, Belgium. The machine has a 
fixed armature und rotating field-magnet, with rotating 
brushes, so that the armature windings are not subjected to 
centrifugal force, and can, therefore, be better insulated and 
more conveniently arranged than in the usual form. The 
field-magnet winding is of course easily held in place; it is fed 
by a low-pressure winding in the armature, the current being 
led in by slip-rings and brushes, and in view of its construc- 
tion can be driven at a higher peripheral speed than an arma- 
ture, with safety. The rotating brushes are balanced so that 
centrifugal force does not affect their pressure on the commu- 
tator, and are connected with slip-rings. The most notable 
novelty appears to be the arrangement of the commutator seg- 
ments. which are in echelon, as shown in fig. 3. each ring of 
segments having a separate set of brushes; by this means the 
distance between consecutive segments 1s greatly increased, so 
that the voltage per section can be correspondingly increased 
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without fear of flashing over. 
absent. 

Thanks to the facilities for insulating the armature windings, 
and to the design of the commutator, very high pressures can 
be attained in the working winding, and this is put forward 
as the main advantage of the design. A machine of one 
kilowatt output at 2,000 volts has been built, which weighs 
only 28 kg. (69 lb.); the makers claim that a reduction of 
welght of 50 per cent., as well as an equal saving of labour, 
can be effected by this design, which also offers facilities for 


Sparking is also said to be 


Fic. 3.—ARRANGEMENT OF COMMUTATOR SEGMENTS. 


repair, and allows the many known advantages of high- -pres- 
sure direct current to be realised. On the other hand, in addi- 
tion to the bigh-pressure commutator, rotating brushes, and 
slip-rings, the machine requires a low-pressure commutator 
and rotating brushes, with two slip-rings to allow of regula- 
tion. As a power of one kilowatt at 2,000 volts D.C. means 
only 0.5 ampere current, the behaviour of the small machine 
affords no criterion of that of a large one. Generators of the 
ordinary type giving 100 amperes at 5,000 volts have been 
running in London for many years. 


REVIEWS. 


Whittaker’s Electrical Engincer’s Pocket Book, 4th edition. 
Edited by R. E. NEALE. Pp. х11+671; 346 figs. London: 
Sir I. Fitman & Sons. Price 105. 6d. net. 

The general arrangement followed is similar to that of the 
earlier edition, but the work has been entirely rewritten and 
brought up to date. 

The title is somewhat misleading. It 18 certainly possible 
to carry the book in a fairly capacious pocket; it contains a 
number of useful tables and an excellent index, but there 
the resemblance to an ordinary pocket-book ceases. 

Except for the condensed style, the general treatinent 15 
much nearer that of the text-book. The ann throughout has 
been to produce a book which, whilst being concise enough 
for reference by practising engineers, is still sutticiently de- 
tailed to be read by students with profit. 

The difficult task of reconciling these opposing requirements 
has been carried out with much success. 

Each separate section has been specially written by an 
expert in the particular subject, and in view of the specialisa- 
tion which has taken place in every branch of the industry, 
this appears to be the only practicable method, but it has 
one disadvantage in that it leads to a certain amount of 
overlapping. 

The editor claims that the field covered is broadly that of 
industrial electrical engineering, but, in view of the fact 
that there is no reference to telegraphy, telephony, or wire- 
less engineering, this claim can hardly be substantiated. 

Although it may not appeal so much to the imagination, 
there is as much real engineering work done by those who 
deal in microwatts as by the more numerous class who are 
concerned with the heavier branches of electrical engineering. 

Among the mathematical tables, some very useful little 
sketches are given, which show gr aphically the trigonometrical 
functions of angles by the aid of circle diagrams, and will 
prove helpful in solving those little probiems which are so 
apt to remind us of the time that has elapsed since the days 
of our mathematical classes. 

As the work was in the press at the time that the new 
I. E. E. wiring tables were published, both the old and the 

new figures have been included, the latter being printed in 
heavy type to distinguish them. 

The chapter on electromagnetic machinery contains an ex- 
traordinary amount of information in a small space, ranging 
from the production of an electromotive force to the latest 
developinent of the multiphase commutator motor. 

There is a great deal of valuable information on power 
stations and power distribution, and a considerable section 
is devoted to switchgear of all types. 

Notes are included on the use of electricity in agriculture 
and the electrical precipitation of smoke and fumes, which has 
become of practical importance within the last few vears. 

A very valuable feature is the number of references through- 
out the work to literature in which fuller information can 


be obtained on the subjects treated, in fact, the pocket-book 
can be relied on either to supply tho information required or 
indicate where it can be obtained. 

There are а great many illustrations which, in spite of their 
small scale, are mostly very clear, and the work as а whole 
can be confidently recommended as a valuable addition to 
ihe library of the electrical engineer. 


The How and Why of Radio Apparatus. By Н. W. Secor. 
Pp. 160, illustrated. New York: Experimenter Publish- 
ing Co. Price $1.75. 


The writer of this little volume points out an important 
fact to his readers and also to other authors. A volume on 
wireless telegraphy cannot be complete. A student must 
read all books on wireless telegraphy which he can possibly 
obtain in order that his knowledge shall be complete. If he 
wants to know all about vacuum tubes, he should procure a 
book в іп that subject. If he is interested in the 
design of transformers, let him consult a book devoted to 
this branch of electrical science. Unfortunately, the author's 
advice cannot be followed, in this country at least. And yet 
there seems no adequate reason for this absence of specialising 
in wireless literature. The tendency at present is to write 
book after book on “ wireless telegraphy,” wireless tele- 
graphy,” and again wireless telegraphy.” The works of 
Eccles and Fleming are classics. "They are invaluable and 
indispensable as works of reference. In many respects they 
have no equal in any country of the world. But having works 
like this, there seems no need for the deluge of books on 
wireless communication. Certainly Stanley's "' Wireless Tele- 
graphy ” figures pre-eminently as a descriptive technical work, 
but there are many others which contribute nothing to wire- 
less literature. Let us have specialised works now that the 
general subject has been ably covered. Why should not books 
be written on such subjects as the following: The Poulsen 
arc System, radio-navigation, submarine signalling, wireless 
receiving systems, valve transmission, valve telephony, wire- 
less amplifiers and relays, the elimination of atmospherics, 
aircraft wireless communication? 

Each one of these subjects is now sufficiently developed to 
form the basis of a separate small volume. If written by 
authorities on these particular branches, the books would be 
noteworthy additions to wireless literature. 

The author of the volume under consideration evidently 
shares these views. Although he presents the subject of 
wireless telegraphy as a whole, his treatment is novel, and 
he urges the student to consult other works for detailed 
information. Не truly says: No one book covers every- 
thing, and if it did, you would not want it.'" His aim is 
to give the experimentalist a fundamental knowledge of 
principles—not principles cold and unattractive, but amply 
illustrated by practical applications. The book is readable—- 
essentially readable. The author is an experimentalist himself 

—an enthusiast. One sees it in every line, and it is that which 
vives the volume a certain appeal which somehow rarely 
is found in this country. In America the amateur is catered 
for as he is in no other country. The literature at his dis- 
posal stimulates his interest. It is easy to sneer at some 
of the extraordinary Yankee-isms which appear in their 
journals; to hold up one's hands in pedantic horror at the 
homely explanations. Nevertheless, they det theré." The 
American amateur does more than turn the switches of a 
ready-made wireless set. 

It is little wonder then that experinentalists in this country 
аге looking to American publications for information and 
stimulation. Few brilliant wireless authors have written books 
which really appeal to the amateur. A book for amateurs 
should be written by an amateur; one who has not forgotten 
the difticulties that he himself encountered, and one who does 
not scorn to stoop to the level of his readers in order to raise 
them to his own level. The author of the“ How and Why 
of Radio Apparatus is such a one. That is why his little 
volume deserves the success that 15 assured for 16. 

Chapter I opens up with a description of the induction coil 
and transformer as used for wireless transmission. A kick- 
back preventer is described in connection with the use of 
А.С. mains. Two condensers in series are connected across 
the primary, and connection is taken to earth from a point 
between the condensers. 

Chapter II deals with the transformer, which is very fre- 
quently used by the experimentalists of the United States. 
Various types of transformers are described. А practical 
example of the design of the low -frequency circuits is given. 
The principle of working out examples 1s one which will appeal 
to experimental wireless men. 

The next chapter is entitled“ Radio Transmitting Con- 
densers." Means of caleulating the capacity of condensers 
are given, and the various units are correlated. Formule 
are given for the А.С. current passed by a condenser, the 
capacity required for various powers and А.С. frequencies, and 
the size of condenser required when a rotary spark gap is 
emploved. "The chapter concludes with a table of dielectric 
strengths. 

The following chapter on spark gaps gives an account of 
synchronous and asynchronous rotary gaps. Quenched and 
rotary-quenehed gaps (the latter an unusual type) are also 
discussed. 
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Various types of inductances aud oscillation transformers 
are described in Chapter V, which is followed by a discussion 
of various kinds of detector circuits. The circuits are repre- 
sentative, and the reader is expected to look elsewhere for 
the thousand and one circuits which may be arranged with 
valves. | | 

Chapter VII is ап account of various types of condensers, 
and includes several novel types. In fact, throughout the 
book the author has infused new ideas and devices not usually 
described in cut-and-dried text-books. 

Detectors are discussed in Chapter VIII. Crystal, magnetic, 
electrolytic, Fleming valve, and three-electrode tube detectors 
receive attention. In Chapter IX, telephone receivers are de- 
scribed in their various forms. The watch-case, Brown, mono- 
telephone, condenser, thermal, dynamometer, Baldwin, adjust- 
able pole-piece, Leath, Berger, and Ader telephone receivers 
are described. One cannot help wondering if such a list would 
be presented by many other authors. The Fessenden hetero- 
dyne telephone is described, but the way it acts without 
rectification is not explained, although many are ignorant 
of its modus operandi. 

The important subject of wireless amplifiers is next presented 
to the reader. Here again we have numerous types which 
will be new to the British reader. The multi-phone, Brown, 
Telefunken tuned-reed, detectiphone, acoustic, and compressed- 
air amplifiers are described. Various relays are also discussed, 
including а selenium cell arrangement. Naturally, the valve 
amplifier receives attention. Only an unpractical type 1s 
shown. The high resistances across transformer windings 
could be omitted, and single filament and plate batteries used. 
The Lieben-Reisz relay which is described is too prehistoric 
for a book of this nature. The chapter ends with a descrip- 
tion of the Alexanderson magnetic amplifier. 

The measurement of wave-length and decrement occupies 
the space of the next chapter. Radio antenna construction 
is next described, and a valuable set of curves is given show- 
ing the natural wave-length of different antenna. 

Chapter XIII will be found a very valuable one to the 
experimentalist. lormule relating to the calculation of in- 
ductance are given with worked-out examples. The practical 
measurement of inductance also receives adequate attention 
in the following chapter. 

The question of loose-couplers is next considered from a 
designing point of view. 

" The book concludes with an appendix of tables and for- 
mule. Taking the book as a whole it is deserving of high 
praise, and is worthy of imitation in this country. 

Although the treatment does not pass bevond the stage 
suitable for students, the book will: be found of interest to 
all, апа of paramount interest to those who desire a sound 
elementary and general knowledge of radio-telegraphy.—JOHN 
Scort-TAaGGart. 
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NEW PATENTS APPLIED 1920. 


(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. SketoN-Jonges, O'DFLL AND 
SrEPHENs, Chartered Patent Agents, 285, High Holborn, London, М.С. 1. 


FOR, 


24.956. Earthing neutral point of three-phase Systems.“ А. M. Taylor. 
August 30th. 

24,975. "' Electric switches and boxes therefor.” H. F. 
Simplex Conduits, Ltd. August 3th. | | 

24.988. Telephonic instruments.” Dictograph Products Corporation and 
E. W. Pattison (Dictograph Products Corporation.). August 30th. 

25,011. Electromagnetic action. for pipe organs.“ M. B. Langdon and 
V. A. Н. Weber. August 30th. 

25.013, ‘Means for rheostatie control of two are lamps for kinematographic 
projection, &.“ A. J. Cook. August 30th, 

25,017. Automatic switches for electric irons," W. H. Dingle and J. M. 
Urquhart. August 30th, 

95,023. “Apparatus for measuring ratio of strengths of two currents.” 
Soc. Da et Dutilh, August 30th. (France, September 30th, 1919.) 

25.026. Magneto-electric ignition apparatus," Bosch Akt. Ges. R. 
August 30th, (Germany, August 30th, 1919.) | 

25,029. ** Electric water-heater." R. J. Frost. August 3th. 

95.031. '' Means for transmitting messages," J. C. Grant. August. 30th. 

25,033. Telegraphic receiving ап transmitting apparatus.” J. А. L. 
Horn and E. С. R. Marks (Horn). August 30th. 

25,035. Storage batteries.” D. W. Davis. Aupust Wih. 

25,046. R.weiving apparatus for electrical oscillations." Ges. für Draht- 
lose Telegraphie. August 30th. (Germany, Sepieanber. 6th, 1919.) 

25,055. Electric motors." F. L. Smith. August 30th. 

25,065. *'' Radio receiving systems." Radio Coiminunicstion. Co. and J. 
Scott-Taggart. August ЗІМ. 


McLoughlin and 


25.066. Modulation systems, &c., in radio communication, &с,” Radio 
Communication Co. and J. Seott-Tapyart. August 31st. 
25.083. '' Miners’ electric safety, &c., lamps.“ F. Law and C. Milton, 


August Ilst. 

25,1063. Electric standards, &c."' G. Green, August 3Ist. 

95.115. ‘Electrical apparatus for imparting reciprocating movements to 
hammers, chisels, &c." — Metropolitan-Vickers Electrical Cu. August. ЗІМ. 
(France, September 10th, 1919.) 

25,124. Submarine signalling apparatus." T. F. Wall. August 3156. 

25,125. Means for liniting rise of speed in alternating-current. generators.” 
T. F. Wall. August 3Jst. 

25,172. System of winding multi-layer electrical coils for use as inductances 
for wireless telegraphy, telephony, &e W. W., Burnham. September Ist. 

25.174. Deviee for controlling electrical signs, signalling. gunfiring, 
exposures, &e., by clockwork." E. J. Rav. September Isr. 

295.177. “ Overhead collectors for electric tramways and railways.“ W. B. 
Blackburn. September Ist. 

25, 187. Electric. film re-winders," P. Berry. September Ist. 

95.215. '' Electric-lighting systems for. motor-vehicles." C. Tidd. Septem- 
ber Ist. 

25.341."  Curreat-regulators. for incandescent lamps, Ke.“ Cutler- Hammer 
Manufacturing Co. and Igranie Electric Co. (Cutler-Hamriner. Manufacturing 
Co.). September Ist. 


25.243. Electric lamps for kincmatograph apparatus." G. А, Knapton 
und New Union Electric Co. September Ist. 

25,248. “ Electric contact devices." C. C. Farmer. September lst. (U.S., 
December 10th, 1919.) 

25.241. Car brake and power-+ontrotling devices.“ 
ber Ist. (U. S., March 26th.) | 
25,258. Electrical rivet-heating machine." J. Moll. September Ist. 
25.264. Stopping or slowing electric motors." A. S. Medway, E. М. 
Medway and E. С. Smith. September Ist. 

25,271. Motor-cycle engine-starters." Soc. Anon. des 
Ballot. September Ist. (France, September 2nd, 1919.) 
25,286. Incandescent electric lamps.” L. A. Lepiney. September Ist. 
25,289. *'' Electric cables." E. W. Clarke. September Ist. LE 
25,44. “Dynamos.” T. G. P. Healey and H. H. Smith. September And. 
235,349. “ Sparking plugs?’ W. Marsh. September 2nd. 

25.356. Sparking-plug connections." R. McGreevy. September 2nd. 
5 * Automatically -reclosing circuit breakers.” E. C. Raney. Septem- 
r 2nd. | 

25,370. production of electrical oscillations by thermionic valves." Radio 
Communication Co. and J. Scott-Payyart. September 2nd. 

25,7 N. Production of electrical oscillations by thermionic valves.“ N. 
Lea and Radio Communication Со. September 2nd. 

25,379. Telephone receivers," A. O. French-Brewster, September 2nd. 
25,387. “ Converting alternating into direct current and vice versa." W. A. 
Price. September 2nd. 

25,88. Electric are projection apparatus.“ Etablissements Continsouza 
Soc. Anon. September 2nd. (France, November 19th, 1919.) 

25,399. “Valve transmitters and receivers for wireless telegraphy and tele- 
phony." H. Morris-Airey, А. K. Macrorie, and G. Shearing. September 2nd. 
25,08.  Radio-signalling systems." Radio Communication Со. and J. 
Seott-laggart. September 3rd. 

25.411. Electric clocks, &c." S. W. Pilling. September 3rd. 

25,413. Improving transmission on alternating-current electric systems.“ 
A. M. Taylor. September 3rd. 

25,426. Valves for wiscless signalling systems." 
ber 3rd. 

25.48. Repeaters for multiplex signalling systems.“ Western Electric Ce. 
September 3rd. (U.S., September 26th, 1919.) 
1 „Electric photographic. printing- machine.“ H. P. Doubell. Septem- 
er 3rd. 


C. C. Farmer. Septem- 


Etablissements 


С. G. Farley. Septem- 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


A919. 


5,130. “ Mercurial collector for electrical machines." E. Bolton. June 7th, 
1919. (149,372) 

6.067. X-ray apparatus." М. B. Rodriguez. March Ith, 1919. (149,376.) 

6.206. “ Starting apparatus for engines and more particularly for aircraft 
engines.“ Bijur Motor Appliance Co. March 2àth, 1919. (124,723.) 

11,661. “ Systems of radio communication." British Thomson-Houston Co, 
(General Electric Co.). May 9th, 1919. (149, 40g.) 

11.666. Electric switches.” H. K. Ansingh and 
Electrical Со. Мау 9th, 1919. (139, 410.) 

11,682. Electric motors and particularly electric traction motors.“ W. Е. 
Ireland. May 9th, 1919.  (149.411.) 

11.873. [herinionic devices." J. A. Fleming. May 12th, 1919. (149,422) 

11.953. Process of and apparatus for assembling electric switches and 
accessories." J. H. Tucker & Co. and J. B. Tucker. May 13th, 1919. 
(149,427.) 

12,005, '' Thermionic receiving devices for’ wireless Aelégraphy and tele- 
phony.” H. J. Round. May 13th, 1919. (149,£33.) 

12.006. Apparatus for wireless telegraphy and telephony." H. J. Round. 
May 13th, 1919. .(143,434.) 

12,008, Receiving systems for wireless telegraphy and telephony." H. J. 
Round. May 13th, 1919. (149,435.) 

12,862. ‘Mechanical coupiing dor electric. conductors." W. Thomas and 
L. W. Roderick. Мау 22nd, 1919. (149.409.) 

13,036. © Signalling systems with special reference to telephonic circuits." 
E. A. Graham, W. J. Rickets and E. А. Sanftleben. May 231d. 1919. 
(149.461.) 

13,479. '* Use of electron. discharge devices in signalling systems." British 
Thomson-Houston Co. (General Electric Co.). May 28th. IDIS. (149,466.) 

13.521. Electromagnets or relays.” Relay Automatic Telephone Co., 
G. II. Bryant and T. M. Inman. May 28th, 1919. (149,467.) 

13.673. Devices for attachment of electric conductors to insulators.'' F. 
H. Krebbs. May 29th, 1919. (449.472. 

14,315. Electric heating apparatus." M. 
June Sth, 1919. (149.4 82.) 

14.428. Dynamo-electric generators for use in lighting cycles or like 
vehicles.“ W. A. Hymas. June 6th, 1919. (149,485) 

17,630. Electric cut-outs;" Siemens Bros. & Co. and Е. А. Petithory. 
July 14th, 1919. 149,506.) 

14,439.“ Electric condenser. plate construction.“ 
April Lith, 1919. (141,658.) 

21.841. Electromagnetic wave signalling systems.“ J. 
September Sth, 1919. (149.532.) 

26,426. '* Means for clectrolysing water.“ A. P. de Corradi, October 27th, 
1919. (149,556.) 

20.027. Devices. for starting internal-combustion engines," S. L. Price. 
November 2st, 1919. (143,562.) 

29.273. Spark plugs.“ C. H. 

29.515. „ Electric stoves,” Suc. 
(135, 85.) 

29,722. " Reflectors for. clectric-light fittings.” H. G. Sproates. November 
28th. 1919. (14,264) 

30.797. Controlling devices for electrically-wound clock-work and other 
Fabriker Eleckir, Apparate F. Sauter. December 24th, 1918. 


Metropolitan-Vickers 


J. Railing and C. G. Nobbs. 


, 


Dubilier Condenser Co. 


Hollingworth. 


Haight. November 24th, 1919. (149,563.) 
Anon. Calor. November 29th, 1918. 


mechanism.“ 
(1.87, 08.) 
1920. 


710. Eletric furnace doors.“ Booth. Electric Furnace Co. April 4th, 
1918. (137.540. 

1,507. “ Housings for mechanical interrupters of electric ignition apparatus.” 
American. Bosch Magneto Corporation. February 7th, 1919. (138.02.) 

2.724. Electric. switches," Igranie Electric Co. (Cutler-Hammer Manu- 
facturing Co.). January 28th, 1920. (149 584.) 

5.310. Dynamo-electric machines.” E. J. Harman and E. Le Bas. July 
2nd, 1919. (Divided application on 141,116) (140,587) 

TRG, Storage battery locomotives Mancha Storage Batters Locomotive 
Co. August ЗІМ, 1918. (Divided application on 132.254.) (140,105.) 

14.775. Manufacture of incandescent electme азир” British Thomson- 
Houston Co. (General Electric Co.). May Oth, 1917. (Divided application on 
147.955.) (149.605) 

15.792. “fig for assembling electric switch parts," J. B. Tucker and 
J. II. Tucker & Co. Mas 13th, LH. (Divided application on 149,427.) 
(149,607) 

19.793,“ Jig for assembling electric switch parts." T. В. Tucker and 
J. II. Tucker & Co. May th, 1919. (Divided application оп 149,427. 
(149,608.) * 
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THE ENGINEERING DISPUTE. 


On Friday last the dispute between the Electrical Trades 
Union and the Engineering and National Employers’ 
Federations came to an end; the parties respectively with- 
drew their strike and lock-out notices, and in due course 
work was resumed. The method by yen this happy 
result was attained is interesting, 

As our readers are aware, the Court of Inquiry appointed 
by the Minister of Labour to inquire into the Electrica] 
Trades Dispute at Penistone was opened on September 14th, 
and commenced its operations in private. It had no 
concern with the strike of emplovés in the London electric 
power stations and sub-stations, of which notice had been 
given by the E.T.U. to expire on Saturday last. | 

However, at the request of the Minister, a special meeting 
of the National Joint Industrial Council for the Electricity 
Supply Industry was held on September lóth, to consider 
the position arising from the strike notices issued by the 
E.T.U. in London and certain other districts, and after 
discussion, the E.T.U. having decided to withdraw the 
question of principle arising out of the Penistone dispute, 
the Council recommended that the lock-out and strike 
notices should be withdrawn and work resumed. Both 
sides then asked the Court on the 16th inst. to adjourn the 
proceedings, and on Friday ап agreement was read before 
the Court, which, having no occasion for further action, 
was adjourned sine die. Thus peace was restored and the 
threat to London removed, a consummation for which we 
may all be truly thankful. We trust that the truce will be 
maintained also sine die. 

While we are not in sympathy with the claim of the 
Electrical Trades Union, we do not question its right to 
strike in support of that claim; neither do we deny the 
right of the employers to lock out, in self defence—though 
we strongly demur to the adoption of such fighting tactics 
on either side, if peaceful methods of arriving at a satis- 
factory settlement are available. The dispute was a private 
one, in which the public was only indirectly concerned. It 
is curious that this dispute should have been settled by the 


good offices of the National Council, which was invited to 


inquire into а consequential strike, but not into the 
Penistone dispute, while the Court of Inquiry set up for 
the latter purpose was short-circuited. It is a feather in 
the cap of the Whitley Council, to which we offer our con- 
gratulations ; having ardently supported the Whitley scheme 
from ite initiation, we rejoice in this further success which 
it has achieved. 

With regard to the London strike, whicn was, во to speak, 
a side-show, but bade fair to become the main theme of the 
drama, in tragic form, totally different questions arose. 
The Electrical Trades Union, in the hope of forcing the 
public to take a hand іп its private quarrel, threatened іс 
deprive it of a great and indispensable public service ; the 
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Union had no quarrel with the power station authorities, 
from whom it proposed to withdraw its members—the blow 
was unquestionably and deliberately aimed at the people of 
London, an inoffensive third party. And this threat 
involved another Trade Union in the tangle—the Electrical 
Power Engineers’ Ássociation—which issued a manifesto 
bearing on the situation. The E.P.E.A. declared that it 
would *' throw its weight " into the scale against whichever 
party refused to submit the dispute to arbitration, i.e., the 
employers, and in our last issue we commented on its action 
in terms to which the Association takes exception—though 
some of its members, as will be gathered from the letters in 
our last and current issues, are plainly at one with us. We 
have been at pains to ascertain precisely what is the point of 
view of the Executive Council, and we find, on the authority 
of the general secretary, Mr. W. Arthur Jones, that it is 
as follows :— 

The essential principle of the Association, in the case of 
all questions in dispute, is that before a strike or lock-out is 
declared, all possible means of settlement by existing 
machinery should be utilised, no matter whether the interests 
of the Association or other interests are at stake. 

In the event of another Trade Union giving notice of a 
strike in power stations and sub-stations, a neutral attitude 
on the part of the Association is impracticable. The 
E. P. E. A., however, cannot impose on itself the duty of 
deciding on the merits of a dispute between another Trade 
Union and the employers of both parties. Neutrality being 
impracticable, it& action will be dictated by the considera- 
tion outlined above. 

The E.P.E.A. holds that any Trade Union is justified in 
utilising it& whole strength in support of a section engaged 
in a dispute, even though that involves other industries 
previously at peace, including public electricity supply. 

That, then, is the policy of the Electrical Power Engi- 
neers’ Association. It denies that there is any agreement 
with other Unions, but it has marked out its line of action. 
So far as that is intended to encourage.the attainment of 
* peace by negotiation" we are entirely in accord with it ; 
but when it is laid down that the merits of & dispute shall 
not be considered, the policy becomes untenable, and 
involves the surrender of all claim to the possession of 
intelligence on the part of the Association, which then 
becomes no better than a machine. 

If the matter in dispute related to wages or working 
conditions—questions of fact—we could accept the position 
of the Association, for such questions undoubtedly ought 
to be the subject of friendly arrangement; but when 
questions of principle are involved, the case assumes a 
wholly different aspect —such questions cannot be submitted 
to arbitration, and the E.P.E.A. formula is inapplicable. 

In the case before us, two great questions of principle arose : 
first, whether employera were entitled to manage their works ; 
secondly, whether it was right that the public interests 
should be held to ransom for the sake of a private dispute. 
Neither of these questions was suiteble for arbitration ; 
neither of them was incapable of solution by the exercise of 
the mental faculties ; and both of them should have been 
fully considered on their merits by the Executive Com- 
mittee before a decision was formed. То claim to be the 
ardent upholders of constitutional methods and then to 
discard the exercise of intellect in favour of a mechanical 
process which had no actual bearing on the case, argues 
mental incapacity. For, observe, when the E.T.U. declared 
for a strike in electricity works, a new situation at once 
arose ; that part of the struggle in which the E.P.E.A. was 


likely to be involved, was to be fought between the E. T. U. 
on the one hand, and the supply authorities and the general 
public on the other, the latter being wholly disinterested 
parties. Were they asked whether they would go to 
arbitration ? Could they have gone to arbitration when 
there was no question at issue between them? The matter 
reduces itself to an absurdity. 

The E.P.E.A. Executive, whilst waving the banner 
of peaceful negotiation and constitutional methods, 
deliberately endorsed the action of the E.T.U. in declaring 
war on neutral parties—the supply authorities and the 
public—and by so doing nearly precipitated a calamity ; 
for the E.T.U. would not have thus invaded neutral 
territory if it had not been able to count on the support of 
the E.P.E.A. Executive, promised in advance. Ав a 
matter of fact, it was the discovery that the support upon 
which it counted would not be given that led to the collapse 
of the campaign. 


ACCORDING to a German newspaper. 


ä the managers of the Petrograd Electric 
5 Lighting Co. of 1886 recently presented a 


report to the local National Economic 
Council showing that the company's works have been almost 
destroyed by neglect, and other works in that city are 
assumed to be in the same situation. The report states 
that the deterioration in the technical equipment extends 
to an important part of the machinery and plant. Thus 
only one-half of the boilers fitted for coal-firing are able to 
be worked at a pinch ; only four of the six boilers equipped 
for wood-firing are able to be worked, and five of the six 
oil-fired boilers are still serviceable. The managers 
emphasise the necessity for the fundamental renewal of the 
entire boiler plant, particularly the mechanical coal trans- 
port plant, owing to the great corrosion which has taken 
place. In addition, the boiler-house buildings require 
renewal аз well as the turbine department, and it is con- 
sidered that the whole works will be brought to a standstill 
unless remedies are speedily applied. 


The increasing tendency to divert the 
Tne lampholder from its legitimate use to the 
Long-suffering А ; А 
Lampholder, functions of а universal multiple-way wall 
socket, and the unhappy consequences 
which often follow that abuse, are doubtless well known to 
most of our readers; it is high time that steps were taken 
to check the practice, which is bound to bring serious 
discredit upon the electrical industry. The bayonet holder, 
although it is far inferior to, the screw socket, is neverthe- 
less capable of giving satisfaction for long periods when it 
is called upon to carry only the fraction of an ampere, 
which is its normal duty; but when a one-kilowatt 
radiator, or an adapter feeding several devices simul- 
taneously, is coupled to it, overheating and breakdown are 
inevitable. The non-technical user, who only too often has 
been taught this objectionable practice by an electrician 
who ought to know better, blames the system, innocently 
unconscious of his own share in the mishap. 

Apparently the same conditions obtain in the United 
States, for we learn from the Society for Electrical Develop- 
ment that steps are being taken to put an end to them, by 
drawing the attention of manufacturers to the matter and 
inviting them to assist in educating the public, and to 
avoid showing appliances connected to lampholders which 
are not suitable for such use. Instances are cited of such 
combinations as an electric range and & vacuum cleaner, or 
а washing machine and а domestic electric motor, an iron 
and an electric radiator, being illustrated in advertisements 
ав connected to а two-way adapter in а lampholder. Even 
the screw holder, which 18 better adapted to withstand over- 
loading than the spring-contact bayonet type, cannot be 
expected to stand up against such gross misuse—to say 
nothing of the wiring. Such illustrations should not be 
used, and the practice of misapplying lampholders ought to 
be discouraged by electricians and contractors. 
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THE MUNICIPAL TRAMWAYS ASSOCIATION 
(INCORPORATED). —1I. 


IN our last issue we briefly outlined the proceedings at 
the Conference of the Municipal Tramways Association, 
so far as circumstances permitted. We are now able to 
give a more detailed account of them than could be em- 
bodied in telegrams received on. press day." But 
tirst we would pay a tribute of admiration to the mag- 
nificent range of public buildings, situated in a pic- 
turesque park almost in the heart of the city, for which 
the people of Cardiff are indebted to the foresight of 
the Corporation towards the end of last century. 1% was 
in the council room of the City Hall, the principal build- 
ing, that the Lord Mayor (Councillor G. F. Forsdike, 
J.P.) welcomed the Association, and eulogised the value 
. of its work. Referring to the difficult problems that 
had now to be faced in civic affairs, compared with the 
situation in 1914, he expressed a most optimistic view 
with regard to the prospects of improved relations 
between employers and employed, and cited as a case 
in point the settlement of the recent strike of municipal 
employés in Cardiff, which was effected when the leaders 
of the movement were made fully acquainted with the 
conditions that obtained. The horror of the war still 
overshadowed us; as we got further away from that, the 
present industrial clouds would pass away. 

The President, Ald. Sir Juhn W. Courtis, after thank- 
ing the Lord Mayor, read his address, of which an 
abstract follows. The Vice-President, Mr. С. W. Hol- 
ford, of Salford, moved a vote of thanks, which was 
seconded by Mr. Squires, chairman of the L.C.C. High- 
ways Committee, and duly accorded. The papers on 
Tramway Fares by Coun. Higham (Blackburn) and 
Mr. Р. Priestly (Liverpool), of which we gave abstracts 
in our last issue, were then read, and the animated 
discussion which followed was prolonged into the after- 
noon session. 

At the luncheon given by the chairman (Sir John 
Courtis) and members of the Tramway Committee, 
amongst the guests were Mr. C. G. Tegetmeier, chair- 
man of the Tramways and Light Railways Association, 
Mr. John Young, formerly of Glasgow, Mr. C. J. 
Spencer, manager of the Metropolitan Electric, &e., 
Tramways, and former hon. secretary of the Associa- 
tion, and Mr. A. M. Todd, president of the Public 
Ownership League of America. The Lord Mayor, pro- 
posing '' The Municipal “Tramways Association," re- 
ferred to the thankless task of those engaged in public 
work, and claimed that British local authorities were 
carrying on their voluntary labours extremely well under 
exceedingly trying conditions; the Government showed 
them no favour, and they had to fight to get reasonably 
fair treatment. Sir John Courtis responded, and the 
Sheriff of Belfast proposed the health of the chairman 
and members of the Cardiff Tramways Committee, to 
which Ald. Morgan Thomas responded. 

After the conclusion of the discussion on Tramway 
Fares," Mr. A. L. C. Fell (London County Council) read 
a paper on Power Expenses," and the discussion 
occupied the rest of the afternoon. A telegram of good 
wishes was sent from the Conference to Mr. A. Baker 
(Birmingham), who was prevented by illness from 
attending, aud a reply was read on the following day. 

A demonstration of the Quasi-arc svstem of electric 
welding was given in the evening. and at 8 o'clock a 
reception was held by the Lord Mayor and Lady 
Mavoress at the City Hall. supported by Sir John and 
Lady Courtis and Mr. A. M. Todd. A delightful 


musical entertainment was given by a large choir of 
female voices, and light refreshments were provided; 
the function was extremely enjoyabie. 

On Thursday morning, after the managers’ meeting 
had been held, the Conference resumed ; Mr. Dalrymple 
(Glasgow) was unable to attend, owing to the decision 
of the tramwaymen to strike, so his paper on '' Tram- 
way Finance'' was read by the secretary, Mr. J. 
Beckett. Mr. Horsfield (Cardiff) read a paper on the 
same subject, and the two were discussed together. 
Afterwards a paper on ‘‘ Capital Expenditure” was 
read by Mr. R. Stuart Pilcher (Edinburgh), and dis- 
cussed. 

At the annual luncheon of the Association, which was 
held at the Royal Hotel, Sir John W. Courtis presiding, 
Mr. С. W. Holford (vice-president) proposed The 
Cardiff Corporation Tramways Committee," and Ald. 
R. J. Smith responded. The toast of Our Visitors“ 
was proposed by Ald. Mayne (Sheriff of Newcastle-upon- 
Tyne), who referred to the great benefits that had been 
derived from the cordial co-operation of the two Tram- 
way Associations. Mr. A. M. Todd responded, eulo- 
gising the high standards of civic government in this 
country and the absence of ''graft."' | 

In the afternoon а photograph of the Conference was 
taken, in spite of an unpleasant break in the weather, 
on the steps of the Law Courts, and afterwards the 
annual meeting was held. The report of the Executive 
Council and the statement of accounts were adopted, 
and the election of officers and members of committee 
was carried out, with the following result: President, 
Mr. G. W. Holford (Salford); vice-president, Ald. R. 
Mayne, J.P. (Newcastle-upon-Tyne); hon. treasurer, 
Mr. A. R. Fearnley (Sheffield); hon. solicitors, Mr. 
Heath and Mr. S. F. James; Managers, Messrs. J. M. 
McElroy (Manchester), A. Baker (Birmingham), and H. 
Mozley (Burnley) ; Councillors, Coun. C. Higham (Black- 
burn) and Coun. Sellers. Mr. Peter Fisher (Dundee) 
having resigned owing to à change in occupation, was 
elected an honorary member. Votes of thanks to the 
chairman, the Executive Council, the representatives of 
the Association on the National Industrial Council, and 
the municipality and officials of Cardiff, were cordially 
awarded. Mr. Beckett announced that the Association 
had at last been able to secure offices in London. The 
Conference was then -adjourned. On Friday an excur- 
sion to Weston-super-Mare and Cheddar, for which 
the charabancs were provided free of charge by tlie 
Bristol Tramways & Carriage Co., Ltd., was the sole 
item on the programme. | 

To sum up, the Conference at Cardiff was an unquali- 
fied success, taking high rank in the history of the 
Association. The Lord Mayor (Coun. G. F. Forsdike) 
won the hearts of all the members and the ladies, of 
whom а large number were present, by the distinguished 
courtesy and charm with which he filled his high осе, 
his solicitude for the comfort and happiness of the 
visitors—even to the extent of making special arrange- 
ments with the clerk of the weather (to which, unfor- 
tunately, the latter did not strictly adhere)—and the 
tact and appropriateness of his many, but brief, 
speeches ; we do not hesitate to say that his share in the 
proceedings could not have been performed more grace- 
fully or more efficiently. The president, Sir John W. 
Courtis, conducted the proceedings with dignity and . 
ability which left no loophole for criticism, and the 
secretary, Mr. Beckett, was ubiquitous, untiring, and 
never at a loss for either words or actions. 

One feature of the speeches of the municipal repre- 
sentatives, on which they all laid emphasis, was the fact 
that Cardiff, though a great coaling centre, was not, 
as many thought, a ‘‘coalv town; their disclaimer 
was justified, and they are entitled to be proud of their 
youthful city (it has not attained its majority yet). 
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Presidential Address. 


By Sır Jonn W. Counris, J.P. (Chairman of Tramways 
Committee, Cardiff). 


(Abstract.) 


Let me remind you that your visit here synchronises with 
the 50th anniversary of the establishment by Parliament of 
tramways in this country. Within the past half-century, 
£19,000,000 has been expended on tramway construction and 
development. Of that sum 454.000, 000 has been incurred by 
local authorities. Since 1878 the length of route open for 
public traffic in the United Kingdom has increased from 269 
miles to 2,728 miles in 1918-19. Of the last-named distance 
1,713 miles were owned and worked by local authorities, and 
146 miles owned by local authorities were worked by com- 
panies. The mileage worked by electric traction was 2,660, 
or 97.5 per cent. of the total. 

Compared with the last completed vear prior to the war 
(1913-14) the total number of passengers carried has risen 
from 3,426,473,192 to 4,557,640,078 in 1918-19, an increase of 
33 per cent. In the sume period the number of car-miles run 
has decreased from 354,379,672 to 820,378,376, with the result 
that the average number of passengers per car-mile is now 
14.2, as compared with 9.7 in 1913-14. The number of journeys 
per head of tha population works out at 108, as compared 
with 74 in 1913-14; whilst the number of passengers carried 
per mile of route open was 1,668,122, an increase of 31.6 per 
cent. on the pre-war figure. 

The nuniber of local authorities which have obtamed powers 
in connection with railless trolley undertakings is 26, and of 
these only seven actually carried passengers. Five companies 
have also obtained powers, of which only опе was operated 
during 1918. 

Whatever form of road transport may exist, or may emerge 
from future experiments, the first and paramount. condition 
must be that in this purely cominercial sphere, the passenger 
must pay for his passave. The man who does not travel 
should not, m equity, pay any part of the fare of the man 
who does. That is manifestly the only sound policy to apply 
to a publie service which is made use of optionally by the 
community. 

Increases in fares on tramways have become as much а 
necessity as the increase in the price of any other commodity, 
but it has been reserved for tramways, almost alone among 
publie utility services, to encounter an unreasoning opposi- 
tion to the common custom and economic necessity of handing 
on the increased cost to the consumer. Му submission is 
that it is not our business, as the administrators of a great 
industry, to sell a ride to anyone, either resident or non- 
resident, at less than cost price. The accounts of almost all 
our undertakings for 1919-20 have brought home to the com- 
munity the sharp reminder that we have been doing so during 
the past year. 

It is the opposition to which I have referred that has been 
the greatest stumbling block in the path of the National 
Council in dealing with the wages question, which has ab- 
sorbed most of the time of that body since it was constituted 
in September, 1919. . 

Limited by statute in our charging capacity, and opposed 
by publie sentiment to increased fares, the finances of the 
industry have drifted into a state of difficulty, and of some 
danger to our stability. Our first and foremost duty to-day 
is to endeavour to awaken the public mind to the absolute 
necessity for increased revenue. By all means let the em- 
Plovés have adequate wages for their services, but by all 
means likewise let the users of tramways recognise the resul- 
tant demands upon them. 

Part of the time of last year’s Conference in Dundee was 
occupied in considering the arrangements for dealing with 
the application made in July, 1919, for a further inerease in 
wages. Immediately after that Conference, the Interim Court 
of Arbitration conducted an inquiry. Up to and including 
the award following the inquiry, the war bonuses granted 
nationally amounted to £1 Hs. per week. The further ap- 
plication made during the year has been dealt with by the 
National Council. 

The National Industrial Councils, with their constituent 
District Councils, are a new and distinctive instrument in the 
commercial life of the nation. They mark a new departure 
in our endeavours to secure a continuity of industrial peace. 
They occupy a position of the first importance in our attempts 
to find a solution for the most pressing problem of our time. 

The outstanding achievement of the National Council is the 
passing of the Tramways (Temporary Increase in Charges) 
Act, 1920, arising out of an investigation of the tramway 
budgets for the current year. Tt is for us to use that Act 
to the extent of making tramways generally self-supporting. 
The National Council has also rendered. service, through the 
Standing Committee, in a number of questions which affect 
us all in common. 

The burden of road maintenance, constantly added to by 
reason of heavy commercial vehicle transport, is ripe for 
adjustinent. The appropriation. of the proceeds. from the 
taxation of mechanically propelled vehicles has occupied. the 
attention of the Executive. Council. during the vear. The 
claim of the tramwav authorities to share in the vield of 
such taxation is irresistible in these davs of electric traction. 
It is our bounden duty to press that claim. 

Again, the question of rate-aid from tramways must Бе 


considered. No sanction to increase fares under the Act of 
1920 will be granted for the purpose of producing profits to 
be applied in reduction of direct local taxation. The obvious 
corollary is that under normal conditions, no money must 
be taken from the rates to subsidise tramways. Self-support 
should be the watchword. 

After very exhaustive investigations and experiments the 
Special Committee on the standardisation of over-head line 
material has been able to present a most valuable report, 
together with specifications and drawings. ‘The existing 
diversity in overhead equipment is shown to be both cum- 
brous and expensive. Тһе need for such diversity no longer 
exists. Nothing need be scrapped before the end of its 
useful life. . 

The suggestion of the committee hus been adopted by the 
Executive Council, that a Standing Committee should be 
appointed to which all questions of further improvements may 
be referred from time to time. The existing members have 
been asked to constitute that committee and to report upon 
the progress made in adopting the new standards. 

I should like to pay my tribute to the excellent manner 
in which Mr. Beckett has discharged his duties during his 
first year of office. | 


Tramway Fares. 


The papers by Coun. Higham and Mr. Priestly оп this 
subject were discussed together. 

Ald. бмїтн (Liverpool) expressed the view that a due pro- 
portion of the receipts should be allocated to the rates. 

Mr. W. MURRAY (Walthamstow) said that the difficulties 
of small undertakings were greater than those of the large 
ones; the routes being short, if the fares were too high the 
people would walk. They could not abolish the penny fare. 
He held that а uniform rate per mile should be charged, 
and that the long-distance rates should be raised to comply 
with that policy. Some Councils decided to charge low fares 
and make up the deficiency out of the rates; that policy was 
not satisfactory to the manager, who was often blamed 
for making a loss. An alternative policy was to provide free 
transport. 

Coun. NAVLLOR (Liverpool) repudiated Ald. Smith's. policy, 
and said that in Liverpool the tramways were instituted for 
the public convenience, but were turned into a '' milch созу,” 
and as a result had become practically bankrupt. It was 
absolutely necessary to raise the fares, and no favour should 
be shown to any class of passenger. The maintenance of the 
system should be the first consideration. 

Coun. FisHer (Perth) asked whether authority could be 
obtained to charge special fares for special services (such as 
race meetings), and Mr. Ногғокр stated that Salford had 
secured such powers in a recent Act. 

Mr. E. S. Rayner (Hull) supported the authors’ views, and 
pointed out that the fixing of fares was a technical question, 
depending upon the choice of a proper frequency of service, 
size of car, &с. If they were going to allow unlimited over- 
crowding and lower the standard of service they might make 
ends meet, but if they were to maintain the former high 
standards, increased fares were necessary. They must educate 
the public to realise the depreciated value of the penny; as 
the penny postage had been raised to 2d., so the penny fare 
should be doubled. It was better policy to retain the old 
stages and raise the fares than to change the stages; and to 
increase. the frequency of traffic, besides increasing. the fares. 
The introduction of a 14d. coin would immensely facilitate 
matters; the use of two coins instead of one had an adverse 
psvehological effect. 

Mr. J. S. D. Morret (Belfast) described. the course of 
events in Belfast, where he had introduced a graded over- 
lapping-stage system with good results; the limit of one mile 
for Id. had been reached—the next step would be to charge 
lid. 
Ald. Stranpery (Oldham) said that there they had sub- 
stituted 134. for the penny fare, and so on in proportion, with 
the result that they made а profit, and had maintained the 
plant efficiently. 

Mr. J. B. Haminton (Leeds) said the authors’ views were 
sound, but how was an adequate fare to be settled? They 
should endeavour to determine correctly what each fare ought 
to be, and if they charged an adequate fare, the publie. would 
рлу it when convinced that it was necessary. The great 
difficulty had been the continual increase in the costs, render- 
ing forecasts unreliable. An exhaustive analysis should be 
made of the working conditions, hours of travel, &c. The 
change of workmen's hours had created an immense develop- 
ment of traffic between 5 and 6.30 p.m., with which it was 
impossible to cope. 

Coun. огткгѕ (Chairman, I. C. C. Highways Committee) 
agreed with the authors, and condemned contributions to the 
rates. The extra working costs due to an award of бє. per 
week per man amounted in London to £270,000 a vear: these 
facts had to be explained to the public. He had alwavs 
opposed the cheap midday fare, and was in favour of the 
adiustment of fares to meet the costs—the publie. would not 
ohjeet to that. 

Coun. Trrner (Belfast) supported the authors. and said 
that the charges should be fixed to meet the expenses, 

After an adjournment for luncheon, Mr. Н. Mozuey (Burmn— 
ley) emphasised the importance of seeing that all the fares 
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were collected, and advocated the collection of tickets by the 
conductors as an effectual remedy. He estimated that the 
loss due to missed fares in this country amounted to half 
a million sterling per annum. At Burnley the practice had 
been carried on successfully for 40 years. With regard to 
workmen's fares, he differed entirely from the authors; he 
held that the workmen's-fare traffic was the most economical, 
the cars running full and earning four times as much as 
ordinary cars. 'To abolish workmen's fares was contrary to 
public policy. 

Ald. New (Sunderland) had heard no reason why workmen 
. should receive preferential treatment. The collection of tickets 
would impose an additional burden on conductors without 
жр ishonesty. 

Мг. Н. P. Sroxes (Plymouth) said the question had been 
changed by the increased spending power of the worker, the 
chief customer of the tramways, and the increased expenses 
had been partially met by increased traffic. At Plymouth 
there were no differential fares; the minimum was 1}d., and 
they had retained all their traffic. The stages varied from 
32 to 14 miles for 14d., the average being 2.72 miles. Не 
agreed in the main with the authors; but Mr. Priestly said 
they should accumulate funds not only for maintenance but 
also for improvements and extensions—would any munici- 
pality contemplate providing for extensions out of revenue? 
That was a kind of profit-making. 

Mr. J. M. McErnov (Manchester) agreed with Mr. Hamilton 


that they ought to find out the exact cost in each undertaking, 
inclusive of all items; then ascertain the revenue required to 
meet the cost, explain the facts to the public, and the latter 
would be ‘willing to pay the price. Whether they should 
charge a higher fare for the first mile than the average fare 
was а question of policy for the committee to settle, but the 
manager ought to be able to tell the committee how to cover 
the expenses when the policy had been fixed. 

Mr. J. BARNARD (Bolton) agreed with Mr. McElroy, and 
said that Bolton was the only town that had not changed the 
pre-war fares or shortened stages, but it still provided for 
depreciation and contributed to the rates. The receipts were 
still increasing; they carried 32 millions yearly before the 
war, and 52 millions now, with the same rolling stock. With 
regard to Mr. Mozley’s system, there were many tricks on 
tramcars, and he offered to teach him some of them! 

In reply, Coun. HiGHaM said the relief of rates was a per- 
nicious system, which tended to grow worse, and robbed 
the reserve fund. With regard to small undertakings, the 
only logical course was to recognise the depreciation of the 
penny, which was no longer an economic fare. 'The abolition 
of workmen's fares had been generally agreed to. 

Mr. Prirstiy, replying, said the policy of providing for 
extensions was on the safe side. He was not convinced that 
workmen's fares were ever remunerative. If the tickets 
collected on the Burnley cars were not checked against the 
waybills, the system was worthless. 


THE JACKSON ELECTRIC STOVE co., LTD. 


NEW SHOWROOMS. 


On Friday last we had the pleasure of visiting the new 
showrooms which have been opened at 143, Sloane Street, 
S.W. 1, by the Jackson Electric Stove Co., Ltd., and 
inspecting the . therein displayed, representing the 
latest designs and improvements that have been introduced 
by the company. | 

It is interesting to note that, although the firm has been 
in existence for some 10 years, and has manufactured many 
thousands of cooking stoves and appliances, thereby gaining 
a reputation second to none in this branch of British 
industry, the directors consider that their real work is only 
now beginning! Exactly what this means will be appre- 
ciated if we give a short sketch of the company's history. 

The first step was taken when Mr. F. H. Williams, 
formerly of the Phoenix Electric Heating Co., joined Messrs. 
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T. and J. Jackson, and started a small heating and cooking 
department. No effort was made to secure orders, but they 
began to flow in at an embarrassing rate, and by 1912 it 
was found necessary to establish works devoted to this 
section of the business. The manufacture was naturally in 
great measure experimental, as experience had to be gained 
under working conditions before the business could be 
developed on a large scale, and in 1912 it was decided to 
form a separate company for the heating and cooking busi- 
ness, under the style at the head of this article ; the intention 
was to extend the works and acquire experience for a year or 
two before opening a selling campaign, and this policy was 
followed, although competition was springing up all round. 


The business, however, continued to increase, and in 1914 
it was thought that the time had arrived for a further step 
—when the war broke out, and instantly the situation was 
entirely changed. A large demand for cooking apparatus 
for Government departments, particularly the Admiralty, 
at once developed and was maintained till the end of 
the жаг; a very large percentage of the cooking apparatus 
installed by the Admiralty onsubmarinesand other small craft 
was made by “ Jacksons,” though none of it was of standard 


type. The Ministry of Munitions also required canteen . 
equipments for factories, including ovens capable of baking 


300 lb. of meat at once, with other large apparatus, and the 
Royal Flying Corps and the War Office demanded hospital 
equipments, sterilisers, &c., while at a later period the 
Minister of Food made great calls on the company for the 
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` equipment of the National Kitchens. Nevertheless, until the 


rationing of raw materials began, large installations, such 
as those at Messrs. Swan & Edgar's, Selfridge's, and Carrick’s 
(of Newcastle-on-Tyne), were supplied to civilian orders. 
Naturally, during this strenuous period, experimental work 
was impossible, but valuable experience was gained—so 
much, in fact, that when the war ended, the company found 
itself in possession of a vast amount of knowledge, and in a 
position to go ahead “ all out." ~ Hence the new showrooms 
and the campaign which is now opening. 

The principal showroom, which is illustrated in fig. 1, 
is on the ground floor, and is handsomely panelled with dark 
oak; it contains selections from the company's apparatus 
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ranging from a small toaster to a big double-oven. Behind 
this room is а large demonstration kitchen, fig. 2, with а 
tiled floor, and equipped with cookers of various sizes, 
wash-boilers, water-heaters, &o. Taking items at random, 
we may mention a tea-urn with a glass-enamelled removable 
metal interior, free from the fragility of the customary 
type; ап electric cooker, of which many hundreds have 
been sold in a few months, having a fixed boiling pan 
loaded to 600 watts with regulation to 800 and 150 watts, 
which can be switched on dry without injury, and is pro- 
vided with a detachable гар and a pair of steamers, while 
the hob-tab’e is hinged, and can be turned right back, 
exposing the whole of the ** works" ; a bath-water-heater, 
with a €-winged 6-Kw. immersion heater, removable 
at pleasure, and capable of heating 16 or 17 gallons of 
water every half-hour (this heater cannot be run dry, for 
the hot, water is pushed out from the top by cold water let 
in at the bottom) ; & wash-boiler, of cast-iron and welded 
steel, which cannot be burnt out; a large boiling urn, with 
a flat smooth bottom, also uninjured by running dry; а 
cooker made in two sections—an oven and a hob-table, 
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which can be used separately or together—this being the 
newest type; a large double oven range; and various 
designs of fires, hot-plates, kettles, toasters, &c. 

The principal feature of the apparatus, as now standard- 
ised, is the care devoted to the design of the electrical 
heating elements and their connections. No mica is used 
in the cookers, its place being taken by porcelain; no 
flexible connections with bead insulators are used, stout 
iron strips rigidly fixed in place being adopted; and 
no connections pass through the linings of the ovéns. The 
heating elements consist of wire wound on fireclay formers, 
which are supported so as to give perfect freedom for 
‘expansion and contraction, and the design is such that short 
circuits are practically impossible, while the heating 
elements are readily replaceable. The electrical circuits of 
these apparatus can withstand a test pressure of 2,000 volte. 
Where connections must be flexible, as in the case of the 
hinged hob-tables, they are enclosed in stout metallic flexible 
tubing. There are no mechanical contact joints in the iron 
strip connections ; the joints are welded, Each section is 
protected by a fuse, so that one breakdown does not put the 
. cooker out of commission. 

It is highly interesting to note that 200 artisans’ dwell- 
ings which are being erected in the north, are each being 
fitted with a Jackson electric cooker, wash-boiler, and two 
fires, on а commercial basis in competition with gas and 
coal; by their use, a saving of £80 is effected in the cost of 
each building. Thus Бе blessings of electrical methods 
are at last being brought within the reach of every с!авв 
of user. 

The purpose of the showrooms is to assist electricity 
supply authorities and contractors in educating their clients 
in the use of electrical appliances ; to further this aim, the 
office staff is catered for in a separate kitchen, where 
cooking goes on every morning, while cakes, &c., are baked 
in the demonstration kitchen in the afternoon, and visitors 


are welcomed to witness these operations. Moreover, con- 
tractors may send their clients in person to the showrooms, 
to select ss purchase apparatus, with the certainty that 
their full trade terms will be reserved for them upon each 
transaction, even if their clients call without the contractors’ 
knowledge. 

The compeny is willing also' to explain in detail the 
various apparatus to contractors and their assistante, to 
prepare complete schemes for both large and small installa- 
tions, on behalf of the contractor or the supply undertaking. 
and to assist architecte, hotel proprietors, &c., with full 
information regarding the possibilities of electrical oookivg 
and heating. While Mr. Williams himself possesses a 
wealth of experience in this subject, it is interesting to add 
that the company has secured the assistance of Mr. W. A. 
Gillott, of Newcastle, whose unique experience will be 
devoted entirely to the compeny's interests. 

We have not by any means exhausted the subject, but 
would advise our readers to pay a visit to the showrooms. 
А new catalogue has just been issued, containing inier alia 
а detailed specification of the Jackson apparatus—a novel 


feature. In conclusion, we give in figs. 8 and 4 views of 
the interior of the company's works at Luton, from which 
it will be seen that the company does not make stoves ; it 
manufactures them. 


The British Empire Exhibition.— We have received a 
communication from the British Empire League, regarding the 
proposed Exhibition of British products and manufactures which 
will really be a commercial celebration of Peace. The Government 
has decided to give the Exhibition all possible support, guarantee- 
ing $100,000, subject to £500,000 being guaranteed by the com- 
mercial community. Already some of the principal banking, 
trading and industrial concerns of the Empire have come forward 
as guarantors, and it is hoped that all leading «commercial houtes 
will participate in the Guarantee Fund. A strong Executive Council 
and Administrative Committee have been formed. Mr. C. Freeman 
Murray, Secretary of the League, has been appointed Joint Hon. 
Secretary of the Guarantee Fund Committee of the Exhibition. 
The organisation has been completed, and there is every reason to 
believe that the Exhibition, which is to be held in 1923, will be a 
pronounced success. Everyone interested in the unity of the 
British Empire will agree that а display in London of its vast 
resources in mineral wealth, food products, raw materials апа 
manufactured goods, must, as was pointed out by the late Duke of 
Devonshire, the first President of the British Empire League, result 
in “ better commercial relatione, by means of improved communi- 
cations, by means of increased sympathy with each other, of 
i: creased knowledge of each other.” 


Industrial Development in India.— It is the intention 
of the Government of India to foster local industries in every 
po:sible way, and the granting of financial assistance in the form 
of a guarantee of dividends, contributions to share capital, loans of 
money, and agreements to purchase outputs, are amonget the pro- 
posals in aid of new undertakings. Steps are being taken to 
encourage in India the manufacture of machinery and other 
articles which are now being imported, and preference in the 
placing of orders for Government requirements will, where possible, 
probably be given to local manufactures, The demand for 
machinery snd engines is being studied with a view to standardi- 
sation and ultimate manufacture in India.— Board of Trade 
Journal, 
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ELECTROSTATICALLY CLEANING BLAST-FURNACE GAS. 


` Ву A. HUTCHINSON and E. BURY. 


[Abstract of paper read at the Autumn Meeting of the IRoN AND STEEL INSTITUTE at Cardiff.) 


THE ultimate rough cleaning of blast-furnace gas at Skinnin- 
grove for combustion processes has always been an essential 
consideration during the last ten years as making for fuel 
economy in the production of iron and steel. In seeking these 
economies the authors discussed the possibility of the success- 
ful application of electrostatic methods to Cleveland blast- 
furnace gas with the late Mr. Greville Jones, of Port Clarence, 
and together finally decided that Messrs. Bell Bros. and the 
Skinningrove Co. should erect а semi-large-scale plant at 
Skinningrove employing the discharge system invented by Sir 
Oliver Lodge. The plant was put to work early in 1917. The 
experiments were conducted on gas from the downcomers, 
under normal furnace conditions of temperature, pressure, 
dust and water content, &c., and convinced the authors that 
the method could be successfully applied on the large scale, if 
due regard were paid to careful direction of the gas flows 
over the discharge surfaces, with a similar regulation of the 
electric discharge from all points. The investigation was car- 
ried out over a period of three months, upon which it was 
decided to erect a plant for the treatment of the entire make 
of blast-furnace gas, i. e., from 3,000 to 3,500 tons of pig iron 
per week. | | 

In the design of the large-scale plant, very little data 
existed as a guide beyond the vital importance of carefully 
regulated gas and electric flow and a maximum speed limit of 
gas flow of 3 ft. per second. Furthermore, there was no 
standard degree of gas cleaning which could be fixed to guar- 
antee clean stoves, boilers, and checkers. In determining the 
size of cleaning plant to be employed, it was desired to keep 
the capitalsexpenditure within the limit required for rough 
cleaning, bearing in mind that the Theisen plant for the gas- 
driven power station at the works was already in existence and 
would always have to be employed to wash and cool the pro- 
portion of the gas required for that purpose. All that was 
necessary, therefore, was to clean the gas adequately for 
stoves, boilers, and other furnace work, and for these purposes 
0.3 gramme of dust per cu. m. in the cleaned gas was ulti- 
mately fixed as an arbitrary standard. Recent investigation at 
Continental works, where rough water washing for-stove and 
boiler use is almost universally employed, has shown that the 
desired end can be obtained by a higher dust content in thc 
cleaned gas, instances being on record where stoves had not 
been cleaned for five years with a dust content of approxi- 
mately 1 gramme per cu. m. in the water-washed gas. Since 
the start of the full-sized electrostatic plant at Skinningrove 
Jast Easter, the dust content has been reduced from 5 to 6 
grammes per cu. m. in the raw gas to 0.8 to 1.1 gramme in the 
cleaned product, at which figure no deposit of dust has taken 
place in the flues since the plant started work. It should be 
specially mentioned that this result has been attained with 
15 to 90 per cent. of the electrostatic plant out of action owing 
to difficulty in obtaining electrical equipment, spare trans- 
formers, &c. With the complete plant at work it is expected 
to maintain the dust in the cleaned gas at 0.5 to 0.7 gramme 
per cu. m., which will serve amply the purpose for which the 
plant was erected. | 

The vital necessity of carefully regulated gas flows as being 
essential to successful electrostatic treatment demands great 
emphasis. In this method of gas cleaning the gas passes with- 
out restriction of any kind through nests of rods and plates, 
which are perfectly open and offer no resistance to the gas as 
in the case of filters or powerful sprays of water. The danger 
of gas slipping through the treatment chambers uncleaned 1s, 
therefore, much greater in electrostatic methods than is the 
case with water-spraying or filtration plant. Recognising this 
difficulty, the electrostatic plant at Skinningrove was designed 
to split up the gas make and flow through sixteen cleaning 
units, further subdividing the flow in each chamber through 
adjustable bafflers, so that the gas would flow evenly over the 
discharge grids both in horizontal and vertical planes. As a 
further precaution the inlet of each chamber was designed so 
as to deliver the gas equally over the vertical and horizontal 
planes of the discharge surfaces, a similar arrangement being 
adopted at the chamber outlet in collecting the gas for delivery 
into the clean gas main. It was elected to regulate the flow 
of gas through each chamber by adjusting the outlet valve 
which, being clean, would not clog up and upset the gas flow. 

Of equal importance is the equalisation of the electrostatic 
field throughout the chambers, since any short circuiting would 
militate against equal treatment of the gaseous atmosphere. 
The Lodge Fume Co., which is responsible for the electrical 
equipment of the plant, has provided against this eventuality 
by supplying each chamber with two sets of discharge grids in 
series, each with its own transformer set. Each set of grids 
is provided with 7,00U discharge points, that is, 14,000 points 
to each chamber, so that the electrostatic field is evenly 
distributed throughout the chambers. Short circuiting has 
taken place from time to time, but has invariably been 
the result of irregular cleaning of the grids; such difficulties 
will disappear as the practice becomes standardised. 


The authors regard’ the above considerations as of utmost 
importance in the successful application of electrostatic 
methods to cleaning blast-furnace or any other gas. 

That the risks of explosion would be great in passing electric 
discharges through a combustible gas, in the event of spark- 
ing, would certainly be the case if the gas were mixed with 
air so as to provide an explosive mixture. It so happens, 
however, that the whole system is under pressure from the 
furnaces, and air admixture is impossible unless minus pres- 
sures are incurred. Against the latter eventuality there has 
been provided an automatic switch which cuts off the dis- 
charge if dangerous minus pressures occur. Under no cir- 
cumstances has an explosive condition been approached in 
the main system, although care must be exercised when 
bleeding ont” individual chambers (i.e., replacing gas by 
air for cleaning purposes) to cut off the electric discharge. 
Through neglect of this precaution & few weak explosions have 
occurred, which, however, were perfectly harmless. 

The following points require special emphasis: It is strongly 
recommended that the electrostatic system should be placed on 
а by-pass flue, especially where all sections of the works are 
interdependent, as at Skinningrove. To make this policy. 
complete, flues and pipe connections have been built so that 
stoves, boilers, and power-gas washing plant can be supplied . 
instantly either with electrostatically cleaned gas or. dirty gas. 

The multiplicity of chambers was adopted to ensure maxi- 
mum contact between the electrostatic discharge and the gas 
to he cleaned, by splitting up the gas flow into multiple 
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streams; also to avoid passing large quantities of dirty gas 
into the system when cleaning the chambers (during which 
operation the discharge must һе cut off), which would have 
been the case if a smaller number of larger chambers had 
been employed. The same remarks apply to chambers off for 
electrical repair or alterations. 
The thirty-two transformer sets are placed in a building 
immediately above the cleaning chambers, во as to shorten the 
lead of H.T. cable conveying the uni-directional current to the 
discharge grids in the cleaning chambers, thereby rcducing 
the amount of electrical leakage to a minimum. By this dis- 
porion of electrical plant the current consumption has been 
ept down to 50 xw. for treating the entire make of gas 
from 3,000 tons of pig iron per week. Each cleaning chamber 
is provided with two cleaning hoppers, situated under their 
respective discharge grids. Each grid is provided with 
rapping gear, operated by leavers, which during the cleaning 
operations shakes the discharge plates and precipitates the 
dust into the hoppers, whence it 15 removed by scraper con- 
veyors to the potash extraction plant. The operation of clean- 
ing each chamber takes place every eight hours, for which | 
purpose the gas and electricity are cut off, the discharge plates 
rapped, and the dust is withdrawn from the hoppers to the 
conveyors. Fig. 1 shows one half of a cleaning chamber. 

The erection of the plant was commenced 5 the latter 
period of the war when constructional steel was practically 
unobtainable, and the gas chambers, gas mains, transformer 
and potash buildings were, therefore, constructed of ferro- 
concrete; at first the ability of ferro-concrete to stand tem- 
peratures up to 250 deg. C. was doubted, but the authors 
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would not now hesitate to employ that material for similar 
work at temperaturés up to 300 deg. C. The ferro-concrete 
construction was by the Simon Carves Co., of Manchester. 

The building consists of three distinct structures. Оп the 
bridge over the railway tunnel are two ‘scraper conveyors 
for moving the dust from the 32 hopper valves to the storage 
and mixing tanks, situated under the far end of the bridge. 
Resting on the bed girders of the latter but not sicucturally 
attached to it, are the dust depositing chambers в, allowance 
for their independent expansion under the influence of the 
hot gases being made by means of cast iron sliding shoes and 
seats at x 4, fig. 2. 

Baffle plates are provided at the top and bottom of either 
end of the 16 chambers; each of the latter is fitted with an 


inlet valve D, and a double outlet valve E, composed of a 


set of sliding grids r for regulating the amount of gas passing 
the chamber, and a mushroom valve d direct on the clean 
gas main. There are four explosion doors H at either end, 
a manhole with explosion door in the roof J, and a dust 
discharge valve K in each of the two dust bins with which 
each chamber із provided. The bins hold about ł ton of 
dust. The hot dirty gas passes to the chambers from the 
underground main bv a vertical circular ferro-concrete pipe. 
and thence by a horizontal main L, rectangular in section, 
to the chambers. This main is provided with hoppers and 
dust shoots, so that it can be cleaned of dust without inter- 
rupting the operation of the plant. It is built in six sections 
with telescopic joints to allow for expansion, and is carried 
on cantilevers, on some of which it is free to slide during 
expansion. The cleaned. yas leaves the chambers by a 
circular main. M with similar provision for expansion. 
Above the chambers is the insulator floor N, carrying the 
insulators s, which transfer the current from the Lodge H.T. 


Fig. 9.—Skcri0NAL ELEVATION OF PLANT. 


transformers о in the transformer house c. The hammer 
gear for vibrating the plate electrodes in the chambers is 
shown at F and к. Each chamber is furnished with two 
electrical units, each consisting of a transforming set, and a 
set of 85 plate electrodes. 

At the time the plant was projected it was almost impos- 
sible to obtain plates, and ferro-concrete was used for the 
structure, a further advantage being that there would be 
much less radiation than with steel plates. In view of the 
high temperature in the chambers, rising at times to the 
neighbourhood of 300 deg. C., which would occasion heavy 
stresses, exceptional care was taken in the design and con- 
struction of the ferro-concrete. 

The potash extraction plant consists of mixers for lixiviating 
the soluble salts from the dust (chlorides of potassium, 
sodium, and calcium), revolving filters for separating the 
insoluble matter from the soluble chlorides and two Kestiner 
evaporators. Only very minute traces of sulphate are present, 
and carbonate and cyanide not at all. The methods of 
separation used are: (a) removal by direct evaporation of the 
potassium and sodium chlorides from. the calcium chloride; 
(b) separation by fractional crystallisation of the potassium 
and sodium chlorides. 

In the extraction. of potash from the deposited flue dust, 
the dry dust from the conveyor is lixiviated with water or 
wash liquor as it falls from the conveyor. chute into the 
concrete slurry tanks below the electrostatice plant. In the 
mixers, Which are provided with efficient stirring arrange- 
ments, the slurry is boiled and then continuously run down 
on to a series of revolving vacuum filter drums below the 
mixer. The dried cake containing about 30 per cent. moisture 
is cut off by a steel knife placed in such a position that the 
cake flaked off from one drun falls into the well of the next, 
where it is each time boiled with a weaker liquor, and the 
last cake, free from soluble salts. is transferred by a worm 
conveyor to railway tracks outside the building, whence it 
is returned to the blast-furnaces. 

The strong liquor containing KCl, NaCl, and CaCl is trans- 
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ferred to the feed tank for the preliminary evaporator, where 
it is heated by indirect steam, and then continuously fed 
into a Kestner salting evaporator, in which the separation 
of the sodium and potassium chloride from the calcium 
chloride takes place. When the saturation point of the three 
salts is reached, the evaporator is emptied and Ше cycle 
started again. ‘The residual liquor is evaporated to dryness 
in open pans heated by breeze fire. 

In the preparation of potassium chloride from mixed salts, 
the mixed crystuls are dissolved in hot distilled water or 
liquor from the final evaporator, from which they pass 
through a filter and then into the feed tank, and finally into 
the evaporator. Evaporation is then commenced, during 
which potassium chloride crystallises out and more liquor is 
added until the evaporator is completely full of liquor of the 
required density, at which point the whole contents of the 
evaporator are run out and passed through a revolving crystal- 
liser, more potassium chloride being deposited during the 
cooling. The sodium chloride is renioved from the evaporator 
by means of the vacuum filter box, and the clear liquor run 
through the crystalliser, when potassium chloride again 
crystallises out. From this point the process is cyclic, sodium 
chloride crystallising out on evaporation and posassiuin chlo- 
ride on cooling. 

The plant has only been at work since April 8th last, but 
in view of the keen interest universally displayed in gas 
cleaning, the authors submit their results во far as they 
have been obtained, with the promise of adding their further 
experience when acquired, In the meantime they are content 
to have so far proved the following points with regard to 
electrostatic rough gas cleaning at Skinningrove :— 

(a) That with 80 to 85 per cent. of the electrostatic plant 
at work (remainder awaiting electrical equipment), the dust 
in the gas has been reduced from 5 to 6 grammes per cu. m. 
in the dirty yas, to 0.8 to 1.1 gramme in the cleaned gas; 
or, in other words, to the standard of Continental practice 
for stove and boiler use. ' 

(b) That the above result has been attained with a total 
fuel consumption corresponding with 50 kw. only. 

(c) That no power is necessary for pumping water or for 
moving gas through the system. 

(d) That the cleaning has been effected by a comparatively 
small loss of the original sensible heat. The raw gas enters 
the cleaning. chambers at 220 deg. to 250 deg. C. and the 
cleaned gas leaves at 200 deg. to 220 deg. C. 

(e) Less gas is being used at the stoves and boilers, but it 
is too early as yet to state the total saving accurately. All 
that can be stated is that the surplus gas available has jn- 
creased; the exact economy can only be determined when 
all stoves, &c., have been cleaned and the clean gas given 
a fresh start. 

(f) The recovery of 48 to 50 tons of dust per week containing 
27 per cent. KCl. 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Corre should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


The E.P.E.A. and the E.T.U. 


The foolish statements made in your “leader” in the 
current issue of the REVIEW in regard to the E.P.E.A. only 
endorse the impression Лоре held by many, that the ELec- 
TRICAL REVIEW 18 little more than an employers’ organ during 
industrial disputes. ‘The E.P.E.A. has acted in a constitu- 
tional manner in this crisis, and has acted to an agreed policy 
in connection with disputes in which the members ‘may 
involved. 

Judging by the biased style of the leader, the ErFc- 
TRICAL Review is quite in sympathy with the gang of chief 
engineers who not only will not honour agreements made 
by the Joint Boards when they disagree with its findings, but 
are out to deliberately break up the E. P. E. A. No doubt 
the E.R. would like to see the Association in a cleft stick 
between employers and workinen, but the '' executive ” are 
too intelligent to be put in that position. To be absorbed by 
the E. P. II. may be terrible, we have not had experience 
of it, but it can't be much worse than being submerged. by 
chief engineers who are only out to exploit them. They need 
а protective. organisation, and they have опе. It has come 
to stay, and will make itself felt when others adopt attitudes 
Which are against the policy of settlements by negotiation. 

Se Defendendo. 

Seplember 13th, 1920, 


The letter from“ A Group of Senior Power Engineers“ in 
vour issue of the I7th inst. seems to indicate a desire for the 
resuscitation by the E. P. E. A. of a policy long ago abandoned 
as untenable. In the early days of this Association the 
greater number of the members were to a great extent igno- 
rant of the principles of trade unionisin, and they failed to 
appreciate the fact that registration as a trade union involved, 
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ipso facto, certain obligations. They were quite willing to 
accept any benefits that were to be got, but the idea of their 
ever being called upon to employ drastic measures in any 
circumstances whatsoever was repugnant to them. Indeed, 
they believed such a contingency was too remote to merit 
more than a passing thought. ‘he educative effect of the 
lessons of experience is clearly shown by the very different 
attitude of the members to-day. Slowly, reluctantly perhaps, 
they have awakened to а kind of class consciousness, and they 
have—if I may use the term—found their souls as trade 
unionists. Mahomet’s coffin has yielded to the force of 
gravity, and is no longer poised in an unnatural position 
'twixt earth and sky. The splendid isolation dreamed of in 
the beginning has been found impossible to maintain. 

Nor is the reason for the change obscure. Speaking gener- 
ally, the treatment of staff engineers by employers has not 
been calculated to retard the movement towards acceptance 
of orthodox trade union methods. At the present time efforts 
are being made by some undertakings to evade the decisions 
of the Joint Board, recently set up as a means of securing 
the redressment of grievances by constitutional action. This 
sort of thing drives home the conviction that, without the 
weapon of drastic action in the last resort, and the will to 
use it, there is not much hope of securing justice. However, 
the use of the strike weapon is not a course which the bulk 
of staff engineers take to kindly, and the Executive Council 
of the E.P.E.A. pins its faith to the principle of exhausting 
every possible constitutional means for the settlement of dis- 
putes in the electrical industry before resorting to drastic 
measures. : 

In the E.T.U. dispute, now happily settled, the attitude 
of our Executive has been entirely logical, and in consonance 
with this principle. It did not, pace your correspondents' 
assertion, overlook the fact that the dispute was originally 
precipitated by the action of the E.T.U. at Penistone." With 
the merits of this dispute the Association had no concern, 
nor did it, in fact, take any cognisance of it. What did 
concern the E.P.E.A., however, was that, the trouble having 
spread to the supply industry, its own members became 
involved. Acting on its fundamental principle of maintaining 
constitutional methods, whenever possible, the Executive was 
prepared to give its support to the side acting in accordance 
with its declared policy. It had no alternative. Either it 
must adhere to its own deliberately formulated principles 
or else confess its futility by abandoning them in the very 
first crisis. As it turned out, it was the E.T.U. that consented 
to arbitrate, and the Employers' Federation that chose the 
line of direct action. Here was a perfectly clear issue. It 
was not a question of a dispute at Penistone or of the justice 
of involving the supply industry at all. The industry was 
already involved, and I hold that the action of the E.P.E.A. 
was perfectly correct in every particular. 

I strongly disagree with your correspondents' statement 
that the Executive Council of the E.P.E.A. '' holds the view 
that because we are а trade union we must throw in our 
lot with any other trade union in any strike that may develop, 
provided the grounds seem to us to be just." "They claim to 
speak with knowledge, but their information appears to be 
decidedly open to question. More strongly still do I disagree 
with their paraphrase of the statement quoted: In other 
words, we declare beforehand our svmpathy with the men 
as against the employers.” I should have imagined— perhaps 
I am obtuse—that any cause which is just should command 
the sympathy of all right-thinking men. 

Where have those Senior Power Engineers been hiber- 
nating? They seem, like the Bourbons, to have learnt nothing 
and forgotten nothing. Their minds are still functioning in 
the dim obscurity of the past, when the E. P. E. A. was in 
swaddling clothes. Moreover. if, as members of that Associa- 
tion, they do not wish to loyally support their Executive, then 
what are they doing in this calley? They are only in it; 
not of it. They cannot accept”; they refuse to be 
coerced,” &c. Well, no one at present is going to ram the 
unpalatable bolus down their several æsophagi. We prefer 
constitutional methods where possible, though we reserve the 
right to employ sterner measures in the last resort. No, we 
shall rather trust in this instance that the dawn of intelli- 
gence will shortly begin to lighten the mental darkness of this 
agitated Group of Senior Power Engineers.” 


Another Power Engineer. 
September 18th, 1920. 


— 


Like many other loyal engineers, I received something like 
a shock during the past week, when I read in both the penny 
and threepenny editions of one of your lay contemporaries, 
that the E.P.E.A. were about to throw in their weight against 
national interest and oppose loyalty and duty. 

However, I was in the neighbourhood of Fleet Street last 
Wednesday evening, and learnt many things which were 
evidently without the knowledge of the writer of your leader 
under the above heading which appeared in your issue of 
September 17th. Now Chancery Lane is not very far from 
Ludgate Hill, and I submit that before you publish remarks 
on a delicate subject, you should ascertain the facts. In 
spite of camouflage on 15th inst., you were in a position 
to ascertain the essential facts from any ''tame monkey ” 
you happen to know, even if vou had been driven to the 
telephone. Now, Sirs, J am an obscure member of the Asso- 


ciation of tame monkeys." Not even on a single section 
committee. Wherefore I drop this subject, but hope an abler, 
" monkey ” conversant with all the facts will prevail upon 
you to withdraw the gross misstatements you have published 
in а technical journal. I believe in the past your useful 
journal has advocated Whitleyism, which l personally com- 
mend to you and to A Group of Senior Power Engineers.” 
The president of the I.E.E. can be trusted to think before 
his voice is heard. 
Investigation will prove to you that the action of the Execu- 
tive Council of the E.P.E.A. was the determining factor in 


securing peace. ` | 
Walter E. Rogers. 
London. | 
September 17th, 1920. 


{We have in the past championed the cause of the Electrical 
Power Engineers’ Association so consistently that we have 
no fear that we shall be classed amongst its enemies; but 
we shall not forgo our right of honest criticism, and we do 
not take back a word that we have said. As for the reference 
to monkeys, we suggest that Mr. Rogers should cultivate 
u sense of humour; no one could reasonably suppose 
that we called the Association, or any member of it, a monkey. 
With regard to the accuracy of our statements, we had first- 
class authority for our conclusions, which, moreover, were 
supported by the letter from '' A Group of Senior Power Sta- 
tion Engineers ” in our last issue. Naturally, as we go to 
press оп Wednesday, we cannot give the results of meetings 
held that evening and the following day in our Friday issue.— 
Eps. ELEC. БЕУ.) 


The leaderette in the current issue of the Review is wel- 
comed by a large section of the E.P.E.A. as a fair expression 
of their views. Many of the members are absolutely dis- 
gusted at the way the secretary and his staff have conducted 
affairs, thereby placing the Association in а position from 
which only good fortune extricated it. The E.T.U. were 
not slow to take advantage of openings given, and it is most 
pitiable that a professional association should have been 
dragged along by the nose by the most unconstitutional 
organisation of the day. e m 

Ít is much to be regretted that the Association is not 
adhering to the original programme ав sketched out by Mr. 
Wordingham; instead of attempting to raise the status of 
the members, the opposite seems to be the policy. For some 
time past there has been far too much coquetüng with tbe 
E.T.U., and a section openly advocate throwing in their lot 
with that body. It is only fair, however, to add that this 
stäte of mind has been largely brought about by the way 
certain employers have treated the Association. Even. to-day 
many undertakings have not honoured their promises to 
abide by the award, so it is not altogether surprising that 
the “ Red Heads " have made their voices heard. If we had 
strong men to conduct affairs, many of the difficulties en- 
countered would be scotched at their inception, but, un- 
fortunately, this is evidently not the case. The E.P.E.A. 
is an Association which is badly wanted by both employer 
and employé, but the men who conduct affairs must com- 
mand the respect of both parties, and until this is so the 
society cannot hope to take its proper place as representing 
the views of а group of professional men whose services are 
vital to the community as a whole. 

Another Group of Senior Members. 


September 90th, 1920. 


It is unfortunate that the ‘‘ Group of Senior Power En- 
gineers whose letter appears under the above title in your 
last issue, have not subscribed their names, as it would have 
enabled the Executive Council of the Е.Р.Е.А. to provide 
them with a fuller explanation of the policy, than is possible 
within the narrow limits of a letter. It is certainly safe to 
assume, however, that they cannot have been in the habit 
of attending the general mectings of the Association, other- 
wise they would not have been guilty of such misleading 
statements as the Executive Council of the E. P. E. A. holds 
the view that because we are а trade union we must throw 
in our lot with any other trade union in any strike that 
may develop, provided the grounds seem to us to be just.“ 
When and where did the Executive Council make such a 
declaration? As а matter of fact, no such assertion has ever 
been made, and their supposition is entirely erroneous. The 
support of the E.P.E.A. is not cast indiscriminately on to the 
side of the trade union, neither is it (as they apparently 
would desire) cast on the side of the employer, but is con- 
ditional upon either party consenting to make use of the 
regularly constituted machinery. If this is to “forfeit our 
independence ” it is the inevitable consequence of our having 
to act as a trade union. We have been compelled by force 
of circumstances to use the strike weapon, and we have no 
right to act as an organisation of strike-breakers in every 
dispute. ‘Those who are shocked at such heresy need to be 
reminded that nothing less drastice than a trade union could 
effect a cure for the intolerable conditions which existed 
before the E.P. E.A. entered the field. 

The surprise exhibited by those senior engineers at the 
present conduct of the Association, and the splendid attitude 
of aloofness which they adopt, would be amusing were it 
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not for the fact that it reveals their own shortcomings. If 
they had taken a more active interest in the development 
of the Association, if they had given their intelligent assist- 
ance whilst the policy was being formulated, they might 
have guided the Association more in accordance with their 
desires. Or alternatively, they might have been educated up 
to the policy, and have ranged themselves in line with the 
bulk of the Association which supports the policy, for it 18 
significant that the small majority of the members who to-day 
find themselves in disagreement, is largely made up of those 
members who have assisted least in the development of the 
Association, and who have consistently absented themselves 
from the meetings. 
W. Arthur Jones, 
General Secretary, 
London. Electrical. Power Engineers’ Association. 
September 91st, 1920. 


Imitation Half-watt Lamps. 


May I give warning that there are now on the market 
30- and 40-watt, 200-250-volt lamps which have the appearance 
of, and are being sold as, '' half-watt type lamps, but which 
are not gas-filled, and their efliciency is little if any higher 
than that of over-run, one-watt lamps. 

B. B. Gothard, 
Electrical Engineer. 
Aldershot, Electricity Works. 
September 20th, 1990. 


Power Factor. 


The correspondence on power factor is stimulating and 
enjoyable. May I add that, before sending the first article, I 
submitted it to an eminent authority, and his opinion was not 
that of Mr. Dorey. Mr. Dorey seems to have a poor opinion 
of the utility of apparatus for producing leading Р.Е. to com- 
pensate for the lagging P.F. which so curses most stations, but 
he is not supported by leading authorities in this. For in- 
stance, Glover's Almanac for August 20th records that one 
station installed a 7,880-K.V.A. synchronous converter to com- 
pensate for lagging P.F. with good results. Mr. Dorey objects 
to my statement that a firm might get 1.000 K. v. A. wattless 
current for nothing, and points out that such a firm would be 
using something like 3,000 xw. of wattful current. Quite 80; 
but surely the firm which uses 3,000 Kw. at unity r.F. should 

et it at a better rate than one which uses 1,000 k. v. A. watt- 

ess along with it. The suggestion to use a demand indicator 
to register К.У.А. is well known, but it is also unfortunately 
equally well known that consumers hate the maximum- -demand 
system most bitterly. They fear that some day they will be 
let in for a high maximum demand through some exceptional 
concatenation of circumstances, and they prefer to pay for 
all their current in units. The method of assuming 80 per 
cent. P.F. is not scientific; it gives a man no inducement to 
improve his P.F. and provides no penalty if the P.r. drops to 
30 per cent. 

A meter expert has written me that meters are procurable 
which will meter the '' wattless component.” For large con- 
sumers these should be the best solution. The wattless-com- 
ponent meter reading is made use of to modify the main 
meter reading in a suitable manner, and this gives a method 
which is fair to everyone. The R. v. A. meter SUEHOSHOR is not 
fair, being altogether too severe. 

Mr. Harvey thinks that some technical men are irritated 
by the analogy business. Granted: but some are not. Clerk 
Maxwell, Kelvin, and Duddell all had some fondness for the 
mechanical analogy, while Dr. Drysdale, in his text book, 
uses it through and through, and deduces his formule 
mechanically and then adapts them to electricity. The result 
is satisfactory to most people. 

If the Editor will allow me. I propose to write a third 
article on the subject, from a different point of view. In it I 
hope to show that Mr. Harvey's ideas of wattless current are 
wrong. At апу rate, if thev are not, then most people who 
have written on the subject have gone wrong. 

C. Turnbull. 


Electricitv Works, North Shields. 
September 14th, 1990. 


Electric Welding. 


The writer of the article upon the above matter in this 
week's issue makes a few statements which are apt to mis- 
lead those who are thirsting for knowledge upon this im- 
portant subject. In the first column he points out that 60 
has been agreed upon as a suitable generator voltage for arc 
welding, and that the earlier specified 100 volta 18 unnecessary. 
In this he is correct, but in the second column he states 
“ 60/80 ” volts as quite satisfactory, while further on he 
rises to 90 volts. In the third column it is stated that a 
EE should be selected having a range of ''30 to 100” 
volts. 

In the second column, the voltage for a bare metal arc 
is given as 25 to 35." Even the lower figure here is too 
high for bare metal, while the higher would mean a very 
long arc and & spongy deposit. A bare metal electrode 1n 


the hands of a skilled operator should never exceed 22 volts,. 


while 18 and 20-volt arcs are quite usual. Manganese steel 
electrodes do not require any higher voltage than mild steel, 
and the figure of 300 amperes named for the current is far 
too high for any gauge of electrode in common use. No. 4 
gauge Is the largest, and the current here should not exceed 
200 amperes. 

A slag-covered electrode may require a higher initial or 
generator voltage, but the arc potential will be consistent with 
that of the uncovered electrode. It is only when the flow 
of the pools of molten slag threatens to wash out the arc 
that the higher initial voltage serves to maintain it. 

In describing the reverse-compound-wound are welding 
generator, the writer omits to state that separate excitation 
for the shunt winding is necessary. Without it, the machine 
would be a failure, owing to the heavy rush of current upon 
striking the arc demagnetising the fields, or even reversing 
the permanent magnetism. It should also have been pointed 
out that these machines are only suitable for supplying cur- 
rent to one arc. 

The writer states that 5 Kw. per welder is sufficient for 
average conditions. If 60 volts is the accepted line pressure 
this would allow each welder 83 amperes, which value does 
not agree with the other figures given. If the allowance is 
based upon the assumption that self-regulating machines will 
be used, the figure would suffice for light welding, but this 
should have been stated. 

H. Bevan Swift. 


London. 
September 18th, 1920. 


Domestic Supply Pressure and Wiring. 


No reader of the Review should miss the long and valuable 
article by Mr. C. II. Wordingham in your issue of the 17th. 

One may hope that the Wiring Rules Committee will give 
every attention to the question of Graded Regulations," 
and that the coming session of the I.E.E. may produce some 
paper which will permit of discussion on the lines of the 
Past-President’s suggestive communication. 

The cooker with self-contained transformer sounds revolu- 
tionary, and may entail metering difficulties, but reversion 
to higher distribution and lower consumers’ pressures does 
appear imminent. 

The suggestion that loss of energy in the form of heat in 
wiring used for electric stoves is not necessarily waste leads 
one to a convector method of warming in which low-tem- 
perature elements are distributed over the room, t.e., the 
conductor cable and heating element tend to merge into 
one another; however, a large proportion of our occasional 
heating will no doubt continue to be effected by radiation; 
the cheerful and healthy characteristics of high- ‘temperature 
radiation have given the modern electric stove its popularity. 

The basis of simplified house wiring must le with a 

reformed tariff system; once secure a method of payment 
by some form of subscription or assessinent, with a uniform 
rate for all energy through a single meter, and many un- 
provements become possible. 
A rising main, looped into each floor or room, and multiway 
outlets to which local lighting, heating, and power can be 
connected, immediately suggests itself. Instead of plugging 
а OU watt kettle into a 60-watt lamp socket, we shall then 
plug the local lighting circuits апа all small consuming 
devices into a receptacle attached to the main heat terminals 
for the floor or room in question. 

Given a low-tension supply (say, 50 volts) on the consumer's 
side of the meter, and it becomes worth while to consider 
even wiring the house by running cable up outside the walls 
and looping into a terminal box on each floor; considerable 
modifications in practice would result, and much greater 
freedom could be given in the design and use of all acces- 
sories. To-day we encunber the work with costly safeguards, 
and when the job is finished the consumer buys perhaps а 
washing machine, with but partly protected motor and leads, 
which she proceeds to use without any earthing provision 
in a scullery slopping with water, and bristling with taps 
and metal work. which are handled whilst working with the 
washer and its connections. 

J. W. Beauchamp, 
Director and. Secretary. 
T.ondon. The Electrical Development Association. 


September Wth, 1920. 


The thanks of all who are interested in the future of the 
electrical industry are due—and no doubt will be accorded— 
to Mr. Wordingham for his article in last week's Review. I 
have no doubt it will be regarded as a landmark in the history 
of electricity supply, not so much for the blessing he bestows 
on cheap wiring, but for his daring act in exploding a bomb 
in such close proximity to that sublime and stately edifice— 
the I. E. E. rules. 

In politics the meaning of a move of this nature would be 
obvious to all, and it is to be hoped that in this instance the 
object in view is the same. 

The I. E. E. rules are admirable in themselves, but they are 
not easy of sensible application by the stupid and inexperi- 
enced. In other words, in the hands of the experienced and 
conscientious they are a safeguard, but when entrusted to fools 
they are the cause of endless futility. As an instance, the 
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regulations say that installations in certain cases must be соп- 
trolled by & double-pole linked switch; this was recently inter- 
preted by а supply authority, in such a manner that they 
refused to connect a seven-light job, as two single-pole tumbler 
switches had been used, and this presumably with the concur- 
rence of the chief engineer. 

One of the unpleasant features in the application of any set 
of wiring regulations becomes prominent when these are placed 
in the hands of а supply authority who are in possession of 
wiring powers, and therefore in a position to compete with 
those whose work they have to pass. The limited powers of 
supply authorities are not generally known, and I doubt the 
advisability of allowing the matter to be generally realised, as 
it would tend to encourage undesirable wiremen in their cam- 
paign of shoddy work, and add another bayonet to the side 
of the engineer. It is, however, very galling to find trivial 
omissions or deviations from the I.E.E. rules, in unimportant 
installations, being made the excuse for refusal of connection, 
nu n but tend to discredit the contractor in the eyes of 
us client. ; 


The remedy for this is that all inspection be taken from the 
hands of the supply authority and entrusted to an independent 
trustworthy and experienced inspector, who would be directly 
responsible to the Commissioners. It should be made compul- 
sory for all contractors and supply authorities to notify the 
appointed inspector of all work in progress, and a certificate 
from him on completion should be taken as & guarantee that 
an installation was suitable for connection. 

The present system, as practised in some districte, of 
entrusting the inspecting of installations to inexperienced 
youths, who are also responsible for subsequently connecting 
those installations, is so obviously unsound and unfair that it 
is incredible that it should be allowed to exist. 

I will not elaborate this point further at present, but will 
leave it in the hope that others of your readers will express 
their opinions, on the matter. 

Thomas Smith, 


Smita & BELLHOUSE, Wolverhampton. 
September 90th, 1990. 


BUSINESS NOTES. 


. Bankruptcy Proceedings. Ке J. J. Symons (trading 
as the Zodiac Peerless Electric Lamp Co., 25, Denmark Street, 
Charing Cross Road, W.C.—The first meeting of creditors under 
this failure was held at the London Bankruptcy Court, on 
September 16th, before Mr. Walter Boyle, Official Receiver. A 
atatement of affairs was presented showing unsecured liabilities 
£2,20) and assets valued at £216. The Chairman reported that it 
appeared from the debtor's statements to the Examiner that he 
was formerly in the employ of an electrical company, and there 
gained a knowledge of the industry. In October, 1918, he entered 
into partnership with his father, and they started business as 
electric lamp factors under the above style. They jointly provided 
a capital of £200 at the outset, and his father subsequently 
advanced a further $200 for the business. The partnership was 
dissolved in November, 1919, on terms that the debtor took over 
the business, with the liabilities and assets, and gave his father а 
bill fer £200 in consideration of his interest in the business. The 
debtor continued the business in the same name, and commenced to 
manufacture lamp shades in addition to the lamps. Не obtained 
good orders, and, as he acted as his own traveller, he left the 
manayement to employés, through whom he lost a, considerable 
sum; a further £200 ог £300 was lost through a burglary, in 
consequence of which he had to cancel orders and return certain 
goods. А private meeting of the creditors was held last August, 
when the oreditors demanded 10s. in the £; the debtor was 
unable to arrange that composition, and these proceedings ensued. 
He attributed his failure to bad trade; to fall in value of a large 
stock of materials in hand ; and tothe loss by burglary. A resolu- 
tion was passed for Mr. A. H. Partridge, IA, Warwick Court, 
Holborn, to act as trustee and administer the estate in bankruptcy. 
The following are the principal creditors :— 
Garrett & Co., W. J. T T5 British Thomson-Houston Co., 


Perrott & Sons, W. R.. Vi 8 Ltd. is es ee oe £45 
Scott, 8on & Co., Ltd. .. 5% 571 Sloan Electrical Co. we © 90 
Symonds, J. га .. 214 Stanley Palmer. v .. 10 


А. R. MEGGETT, electrical engineer, 45, Thrumpton Lane, East 
Retford, Notta.—The public examination of this debtor was held 
on September 16th, at Sessions House, Lincoln. Debtor's state- 
ment of affairs showed gross liabilities of £692, of which 
£677 was due to unsecured creditors, and assets of £278, 
Jeaving a deficiency of £399. Debtor attributed his failure 
to want of capital and to cost of time of man when awaiting 
delivery of material. Debtor stated that he was appren- 
t'ced to a firm of electrical engineers at Birmingham, and 
after serving his time he worked on his own account as 
а journeyman until December, 1919, when he opened a business 
at Retford with a capital of about £20. Не filed his petition on 
receiving a County Court execution levied on his effecta for £22. 
He had kept no books. He had entered into contracts, one of 
which was for £300. His total contracts during the short 
time he was in business amounted to about £1,000. He believed 
he had always under-estimated in making out these contracts, 
Further questioned, debtor said that when he had had executions 
or County Court summonses his' father-in-law had paid them out. 
The examination was formally adjourned. 

Н. TURNER, electrician, 31, St. Paul's Road, Southsea.—Receiving 
order made September 15th, on debtor's own petition. 

W. H. MELLON (H. B. Wallis & Co.), electrical engineer, 
Chiswick.—First апа final dividend of 2s. 5d. in the £, payable 
September 22nd, at Official Reoeiver's Office, 14, Bedford 
Row, W.C. 

A. 8. PALMER, journeyman electrician, Margate.—First and 
final dividend of 1а. 24d. in the £, payable September 25th, at the 
Official Receiver’s Office, 68A, Castle Street, Canterbury. 


Catalogues and Lists.—Mxssns. JONES &  PORDES, 
8, Crawford Passage, Farringdon Road, E.C.1.—New issue of 
Elba dry cell leaflet. 

Messrs. MA vox & CouLson, LTD., 47, Broad Street, Mile End, 
Glasgow.—A collection of 40 illustrated leaflets dealing with many 
types of industrial switchgear, &c., including ironclad and flame- 
proof installations for mines, А.С. and D.C.:switchboards, distri- 
bution pillars, joint boxes, tramway type controllers, &c. 


Н. W. SULLIVAN, 368 and 369, Winchester House, E.C. 2.—A 
catalogue (15 pp.) of “Sullivan” electric fires and grills of many 
patterns. The list is fully priced and illustrated. 

COLUMBIA STEEL AND ENGINEERING CO., LTD., 339, High 
Holborn, W.C.1.—4A booklet (23 pp.) dealing with bright, cold 
rolled, free cutting mild steel, and turned and polished shafting, 
Illustrated table of metric equivalents. , 

THE GENERAL ELEoTRIC Co, LTD., 67, Queen Victoria Street, 
E.C. 4.—List No. W K 43 (8 pp). A well illustrated publication 
dealing with Witton-Kramer" electric monorail hoists, &o., and 
including worm-geared and spur-geared winches, electric friction 
hoists, and electric capstans, with leading dimensions, speeds, H.P, 
of motors, lifting capacities, &o. 

THE ELECTRICAL SUPPLIES Co., The Light-House, 233, Totten- 
ham Court Road, W.—Sheets 51 to 54 dealing with alabaster bowl 
fittings, ornamental lighting brackets, standards, &c. Also a net 
trade price list (8 pp.) covering a wide field of electrical fittings, 
&o., from acoumulators to cables, conduits, switches and plugs. 

RHODES Motors, LTD., Riverside Works, Doncaster.— Stock List, 
September, 1920, giving particulars of D.C. and А.С. motors for sale. 

" WELCO PATENTS," 150, Alma Street, Birmingham.— An illus- 
trated and priced leaflet of electric fires lin antique copper or 
oxydised silver finish. | 

WILLIAM BRYCE, 54 and 644, Lothian Street, Edinburgh.—List of 
technical worke (72 pp.), grouped under many headings and relating 
to electrical and mechanical engineering, building construction, &o. 

THE JACKSON ELECTRIC STOVE Co., LTD., 143, Sloane Street, 
S. W. 1.—A catalogue (32 pp.) of electrical cooking and heating 
apparatus, profusely illustrated, with price list. The publication 
deals with electric cookers, toasters, kettles, hot-plates, water- 
heaters, irons and various types of electric fires. 


Company Liquidations.—Bompay FELECTRIO SUPPLY 
AND TRAMWAYS CO., LTD.— Winding up voluntarily. Liquidators, 
Mr, F. C. Rimington and Mr. N. H. Moos, who are authorised to 
consent to the registration of a new company (Bombay Electric 
Supply and Tramways Co., Ltd.), which will acquire the entire 

-undertaking as a going concern. Meeting of creditors, October 4th, 
at 3, Clement's Inn, W.C. | 

GoKAK WATER POWER AND MANUFACTURING Co, LTDb.— 
Meeting called for October 20th, at 9, King William Street, E.C., to 
hear an account of the winding up from the liquidator, Mr. W. 
Lethbridge. 

Brout, LTD. (Incorporated 1911).—Meeting of members, October 
25th, at 120, Colmore Row, Birmingham, to hear an account of the 
winding up from the liquidator. 


Trade Announcements.— The Financial Times reporta 
that at the meeting of the Humphrey Pump Co., held last week, 
the agreement between the company and William Beardmore & Co., 
for tbe sale of the patent rights of the water-column pump, was 
approved. 

Messrs. HYATT, LTD., are removing on September 29th to larger 
offices at Thurloe Place, South Kensington, S. W. 7. 

Mr. В. J. CLARKE has transferred his business to 17, Great 
Brunswick Street, Dublin, not to 11, Townsend Street (which is 
his former address), as stated on p. 334 of our issue for 
September 10th. d 

THE INSTITUTE OF COST AND WORKS ACOOUNTANTS has removed 
to larger premises at 38, Grosvenor Gardens, Victoria, B. W.1. A 
library is in course of formation for the use of members, and a 
reading room is being provided. 


Dissolutions of Partnership.—CaRRACK, Cass AND 
'TIMM, electrical engineers and contractors, 6, Park Place, Leeds.— 
Messrs. J. W. Carrack, W. H. Cass, and H. B. Timm have dissolved 
partnership. Debts will be attended to by Messrs. J. W. Carrack 
and W. Н. Case, who will continue the business under the style of 
Carrick & Cass. 

HILLS X DE LOTBINIERE, consulting engineers, 9, Victoria Street, 
S.W.—Major-General A. О. J. de Lotbiniere and Brig.-General 
E. H. Hills have dissolved partnership. 
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NEWTON & Co., manufacturers and dealers in lantern slides and 
slide boxes, 37, King Street, Covent Garden, W.C., and opticians 
and scientific inatrument makers, at 72, Wigmore Street, W.— 
Mr. H.C. Newton and Mr. В. S. Wright have dissolved partnership. 
Debts due and owing to the King Street business will be attended 
to by Mr. H. C. Newton, who will continue the business at that 
address under the style of Newton & Co., and as to the Wigmore 
Street business by Mr. R. S. Wright, who will continue the business 
as Newton & Co., at 72, Wigmore Street, W. 

С. DALES & Sons, watchmakers, jewellers, opticians, and elec- 
tricians, 113, Poole Road, Bournemouth.—Messra. С. and T. H. 
Dales have dissolved partership. Mr. C. Dales will attend to debta 
and continue the business under the atyle of Charles Dales. 


- 


Lead.— Messrs, JAMES Forster & Co. report (September 
18th) :— 

The Broken Hill smelters, as is now generally known, have intimated their 
inability to complete average contracts for September and October because 
of the strike. America is again on the market, and France is also a buyer. 

Doinestic trade has been falling otf lately, but this week there has been quite 
& good demaud for prompt lead, and some consumers have been buying for 
delivery up to the end of the year. 

The settlement of the clectrical engineers’ dispute апа the better prospects 
of a settlement in the coal trade should help all markets, and, not least, metals. 


Messrs, G. Cawson & Co. report :— 


The market has been erratic and unsettled, owing to labour troubles. The 
price fell as low as £34 10s. for distant months, while prompt remained at £35. 

rom this point there has been quite а good recovery, owing tothe settlement 
of the electrical workers’ strike, and also a better feeling as to the prospects of 
settlement of the coal strike. The discount on forward lead has now dis- 
appeared, and lead in all positions Septenber to December may be quoted 
£35 156. The general trade demand has not improved, although it is expected 
that electrical works may, perhaps, be disposed to operate a little more freely ; 
this, however, is naturally still governed by the outcoie of the coal strike. 

The future of lead is still very problematical. 

Supplies still continue to arrive from Spain and Germany. The latter 
country тау now send larger quantities, ав the exchange is again in their 
favour, and will encourage them to make larger shipments to this country. 

France now seems to be quite independent of this country; in fact, 
apparently they now have surplus lead to ship here, the exchange also being 
exceedingly favourable for thein. 

The outlook for the time being is, perhaps, a little brighter. We cannot, 
however, help thinking that lead is still too dear, and will eventually have to 
settle down on a lower level. : 


E.D.A. Activitles.—A further indication of the activities 
of the Electrical Development Association is afforded by the 
receipt of another bunch of pamphlets from the society's head- 
quarters. Following the usual lines, these publications deal with 
the domestic side of electricity, stress being laid upon the labour 
saving and cleanliness inseparable from its use. Lighting ia dealt 
with in a booklet contrasting good апа bad illumination, and 
giving copious notes on the way to obtain the best effecta under 
various conditions, with hints for wiring. The Association has 
also issued an adhesive coloured label entitled '' Electricity for 
Light and Life, Work and Play," which bears an attractive design. 
Another new print is a postcard, illustrating a thermometer, a fan 
and a radiator, which calls attention to the adaptability of elec- 
tricity to the extremely changeable conditions of the English 
climate, 

One of the great difficulties which had to be faced when the 
proposition to form a British Electrical Development Association 
took practical shape, consisted in the fact that the electricity 
supply industry in this country was mainly in the hands of muni- 
cipal authorities, which were more or leas tied. Financial support 
was, of course, indispensable, but the powers of municipalit iee in 
this respect were restricted ; that obstacle was not incapable of 
circumvention, but a second, and, perhaps, greater difficulty lay in 
the necessity of convincing the members of the Committee in 
charge of an undertaking that it was in their interest to subscribe 
to the funds. We are glad to know that a letter has been circulated 

to the members of the I. M. E. A. by their Council, strongly urging 
them to support the Association, and testifying to the excellent 
work that has already been accomplished by E. D. A.“ 


Swedish — Electrometallurgy. — The Swedish A.B. 
Elektrometall, which owns the patents of Gronwall, Lindblad, and 
Stalhane, for the electrical production of pig-iron, steel and other 
metals and alloys, and which also granta licences to work them, 
proposes to reduce the company's share capital by one-half, and 
repay the amount to the shareholders. The object is to prepare 
the company for the future in face of the fact that one-half of the 
period of patent protection has already expired. 


The Italian Labour Crisis.—The Federation of Manu- 
facturers on September 16th approved & resolution demanding the 
evacuation of the factories seized by the workmen, and compensa- 
tion for damages, but accepting the principle of control as enforced 
by legislative enactments on condition, first, that it entails the 
co-operation and equal responsibility of the various parties con- 
cerned in production, and, secondly, that it is done in the interests 
of the community without encroaching upon the freedom of move- 
ment necessary to industry.— Keuter (Milan). 


Winnipeg University.— ELECTRICAL CATALOGUES WANTED. 
—H.M. Trade Commissioner at Winnipeg, in a recent dispatch, 
reports that Prof. E. P. Fetherstonhaugh, B.Sc., Department of 
Electrical Engineering, University of Manitoba, Winnipeg, has 
promised to notify the Department of Overseas Trade of any addi- 
tional apparatus that is required in connection with the equipment 
of the new laboratories of the University. The professor would 
be glad, in the meantime, if United Kingdom manufacturers of 
electrical instruments and apparatus would place his department 
on their mailing lists for catalogues and advertising matter, 


Applications for British Trade-Marks.—Appended is a 
summary of the recent applications for British trade-marks in 
respect of goods connected with the electrical industries and 
trades :— 

Rippla. No. 397,928. Class 6. Electrical machinery and parts. 
H. J. Handcock, 11, Victoria Street, 8.W.; A. S. Brown, 7, Queen 
Square, Finsbury Avenue, E.C.; Chas, Oliver, Cambridge Place, 
Burrage Road, Woolwich ; and A. H. Dyker, 11, Victoria Street, 
S.W. December 2nd, 1919. 

The Dolphin. No. 401,576. Class 13. Electric lamps and 
fittings therefor. Philip Knowle, 27, Cannon Street, London, E.C. 
March 3rd, 1920. 

Reliable Canadian Products (lettering combined with design). 
No. 393,696. Class 8. Electrical batteries and oells (not for medical 
purposes) Dominion Battery Co., Ltd., 736, Dundas Street East, 
Toronto, Canada. July 28th, 1919. 

E. (letter combined with design) No. 405,008. Class 13. 
Electrical apparatus. George Ellison, Wellhead Lane Works, Perry 
Barr, Birmingham. June 9th, 1920. 

Callophone (lettering in design form). No. 400,904. Class 8. 
Telephonio apparatus and accessories. The International Callo- 
phone Corporation, 151, Grand Street, New York. February 
]5th, 1920. 

T.F.E 8. Co., Ltd. (lettering combined with design). Мо. 401,965. 
Class 18, Electric lighting apparatus. Fairless Engineering 
Supplies Co., Ltd., Station Works, Allison Street, Stockton-on-Tees. 
March 16th, 1920. 

Thor. No. 104,026. Class 13. Electric lamps. Haslam and 
Stretton, Ltd., 11, Windsor Place, Cardiff. May 11th, 1920. 

Wico. No. 402,380. Class 6. Magnetos and electrical machines. 
Witherbee Igniter Co., 132, Liberty Street, Springfield, Mass., 
U.S.A. March 13th, 1920. 

S.C. (lettering combined with design). No. 398,715. Class 13. 
Sparking plugs. Jean Sender & Co., 11, Rue Chartran, Neuilly- 
sur-Seine, France. December 22nd, 1919. 

Polar Cub. No. 391,717. Class 6. Electric fans, motors, 
generators, kc. The A. C. Gilbert Co., 119, Blatchley Avenue, New 
Haven, Conn., U.S.A. May 25th, 1919. 

Aerex. No. 401,400. Class 9. Electric vacuum or suction 
apparatus for player pianos. H. W. Yeager & Co., 154, North 11th 
Street, Philadelphia, U.S.A. March 2nd, 1920. 

Siemens (lettering combined with design) Nos. 398,633 and 
398,634. Class 8. Dry cells. Siemens Bros. & Co., Ltd., Palace Place 
Mansions, Kensington Court, London, W. December 29th, 1919. 

Peel. No. 405,494. Class 11. Electric switches. General 
Electric Co., Ltd., 67, Queen Victoria Street, London, Е.С. June 
24th, 1920. 

Vecolite, No. 402,031. Class 50. Insulating material. Ida 
Booth, 27, Fairfax Road, Bedford Park, London, W. March 
18th, 1920. 

Aroobio. No. 366,734. Class 4. Carbons for electric aro lamps. 
Gebrüder Siemens & Co., 128-137, Herzbergstrasse, Lichtenberg, 
Berlin. December 18th, 1914. 

Arrota. No. 401,637. Class 13. Electrical and motor acces- 
sories. The Arrota Electrical and Motor Accessories Co., Ltd., 
Charles Street, Louth. March 9th, 1920. 

Elfa (lettering combined with design). No. 404.713. Class 13. 
Electric torches and metal cases therefor. Arthur Kupper, 62, 
Noordestraat, Amsterdam, Holland. June Ist, 1920. 

Paragon. No. 401,811. Class 13. Electric switches, fases and 
cut-outs. The Midland Electric Manufacturing Co., Ltd., Stafford 
Works, Barford Street, Birmingham. May 3rd, 1920. 

Shielda. No. 404,812. Class 13. Electric switches, fuses and 
cut-outs. The Midland Electric Manufacturing Co., Ltd., Stafford 
Works, Barford Street, Birmingham. May 3rd, 1920. 

M.L. (lettering combined with design), No. 405,263. Class 6. 
Ignition apparatus for internal combustion engines. The M L. 
Magneto Syndicate, Ltd., Victoria Works, West Orchard, Coventry. 
June 17th, 1920. 

F.P. (lettering combined with design). No. 401,661. Class 13. 
Electrical goods. Ferguson, Pailin, Ltd., Edward Street, Higher 
Openshaw, Manchester. May 3lat, 1920, 


French Porcelain and Electrical Apparatus.— The share- 
holders in the Société des Porcelaines et Appareillages Electriques 
Grammont have sanctioned ап increase in the share capital from 
3,000,000 to 5,000,000 fr. and the issue of bonds as occasion may 
arise, for 5,000,000 fr., bearing interest at the rate of from 6 to 64 per 
cent. It is explained that the capital augmentation is justified by 
the working of the Radiguet establishments, which comprise two 
works at Limoges and several quarries, and which were acquired a 
few months ayo. 


Trade with Turkey.—The Board of Trade Journal for 
September 16th contains a full review of the report of Capt. C. H. 
Courthope-Munroe, Commercial Secretary to the British High 
Commission at Constantinople, on the situation with regard to trade 
resumption in Turkey. American competition, the need for greater 
British enterprise in the market, methods of doing business, repre- 
sentation, pitfalls and precautionary measures for dealing with 
them, are discussed. 


German Export Trade.—The Committee of the Foreign 
Trade Department for Electrical Engineering is forming a com- 
merce and export trade group which, similarly to the technical 
trade group, will participate in discussions concerning the course 
of prices, especially with the object of meeting the complaints of 
merchants in connection with the present difficult situation. The 
Committee expresses the opinion that everything possible must be 
done to preveat a panic at the present time, 
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Contract Conditlons.— А report of the Sydney (N. S. W.) 
Municipal Council states that with regard to the question ot 
provision for variations in the amounts of contracts for plant 
1n connection with the Council's electric lighting undertaking, 
and in connection with which the British Electrical and 
Allied Manufacturers' Association has addressed a letter, dated 
July 9th, 1920, provision will be made in future contracts, as 
follows :— 

In the event of any increase in the price of material 
occurring between the date of tender and the date of com- 
pletion of the contract, the net ainount of such increase shall 
be added to the contract price, a certificate from any recog- 
nised firm of auditors to be accepted as finul in the event of 
any dispute as to the amount ot such increase. For every 
shilling or pro rata increase in wages occurring between the 
said dates, 1 per cent. or pro rata, shall be added to the 
contract price, the latter increase being in the same propor- 
tion as the unexpired period of the contract is to the total 
period. In the event otf completion of the work being delayed 
by causes beyond the reasonable control of the contractors, 
the contract period shall be extended accordingly, and any 
increase shall apply also to such extension, with the further 
condition that provision shall be made for reductions in the 
contract amount with decreases in the cost of material and 
labour, as well as for increases in the contract amount with 
increases in the cost of material and labour.” 


Australian Criticism of British Electrical Manufacturers. 
The Melbourne Age for July 26th contained the following :— 

" Owing to the virtual suspension of the manufacture of 
electrical machinery during the war, manufacturers of this 
machinery all over the world are at present deluged with 
orders, whose date of fulfilment is a matter of great uncer- 
tuinty. What will happen when the deluge passes away and 
production and orders become normal it is ditlicult to say, 
but the indications are that British manufacturers, who are 
reported to be treating their colonial customers with short- 
sighted indifference, will suffer. Though American manu- 
facturers are also more than busy with orders, they are 
making special elforts to meet the needs of new customers, 
particularly those in Australia and other British Dominions, 
who have been looking to England for their supplies. Many 
items of electrical machinery had necessarily to be purchased 
from America during the war, and since the war the enor- 
mous differences in the quoted prices, which the very high 
rate of exchange has not been sufficient to compensate, have 
induced the continuance of trading relations with American 
manufacturers, whose future advantage they have not been 
slow to reglise. Mr. J. Н. Butters, general manager of the 
Tasmanian hydro-electric scheme, is going to England shortly, 
and will, it 1s stated, strive to bring home to British manu- 
facturers of electrical machinery the extreme undesirability, 
from an Imperial point of view, of the continuance of the 
unfortunate state of affairs mentioned. 


Patents and Designs Act, 1919. — REGIsTRATION.— 
Attention is directed to Section 16 of the Patents and Designs 
Act, 1919, and especially to sub-section (4), which provides 
that a document or instrument in respect of which no entry 
has been made in the Register of Patents shall not be ad- 
mitted in evidence in any court in proof of the title to a 
pent or to any interest therein unless the court otherwise 

ects. | 

Attention is also directed to the First Schedule of the 
Patents Rules, 1920, which provides that upon application 
for entry of name of subsequent proprietor or for entry of 
notices of а mortgage, licence or other document, in the 
Register of Patents, if made within six months from date 
of acquisition of proprietorship or interest, or the coming 
into force of the Rules, the fee payable in respect of one 
patent is £1. If such application be made after the six months 
period in question, the fee payable in respect of one patent 
is £10. Inasmuch as the Patents Rules, 1920, came into 
operation on April 1st last, it should be noted that in order 
to avoid the payment of the increased fee all such applica- 
tions for registration in respect of dealings effected prior to 
that date should be received at the Patent Ottice, 25, South- 
шо Buildings, W.C. 2, not later than September 30th, 

920. 

Copies of the Patents and Designs Act, 1919 (3d., by post 
44d.), and of the Patents Rules, 1920 (1s., by post ls. 9d.), can 
be obtained from the Sale Branch of the Patent Oflice, 925, 
Southampton Buildings, London, W.C.2.— В. of T. Journal. 


New French Companies.— There has been formed at 
Paris (8, Avenue Percier) the Energie Electrique du Tarn, 
with a capital of 1,000,000 fr. 

Société d'Etudes de Chauffage Industriel is the style of a 
company formed at Nantes (76, Rue de la Bastille), with a 
capital of 500,000 fr., for the erection of heating systems, 
especially that by electricity. 

or the working of the Moulin-Favre-Bulle electric clock 
patents the Compagnie Générale des Appareils Horo-Electri- 
ques has been constituted, with a capital of 1,200,000 fr. Its 
headquarters are at 17, Rue Gambetta, Boulogne-sur-Seine. 

Porcelainerie d’Etampes is the title of a company launched 
at Paris (12, Rue Béranger) for the manufacture of electro- 
technical porcelain. Its capital is 400,000 fr. 

A company styled the Mécanique Rotative, formed for the 
construction and working of every system of heat, water, and 


electric motors, and especially turbo-machines, has been es- 
tablished at Paris (8, Avenue Percier), with а capital of 
2,000,000 £r. | 

The Approvisionnement Electrique Ultra (Reinbold, Lamb- 
lin et Cie) has been constituted а company at Saint Ouen 
(Seine) (3, Rue Morand), to carry out all operations related 
to electric tool equipment, machines, and metal founding. 
Its capital 18 300,000 fr. 

There has been formed at Lyons (60, Rue Chaponney) а 
company styled Etablissements H. Parmilleux, for the manu- 
facture, sale, and repair of gas and electrical apparatus. Its 
capital is 500,000 fr. 

La Précision Electrique is the name of а newly registered 
company, whose objects are the manufacture and sale of 
mechanical and electrical apparatus, instruments, &c. Its 
capital 18 350,000 fr.; oftices, 10, Rue Crocé-Spinelli, Paris. 

With a capital of 200,000 fr. the Société d'Outillage Mé- 
canique et Electrique has been formed, with oflices at 48, 
Avenue La Bourdonnais, Paris. Its objects are the manu- 
facture of mechanical and electrical equipment. 

Having made a loss of 200,000 fr. on last year's working, 
the Electrique de l'Orléanais Company has decided to amalga- 
mate with the Energie Industrielle. 

After being authorised last month to raise the company's 
capital from 25,000,000 to 70,000,000 fr., the administration 
of the Electricitè et Gaz du’ Nord have now been empowered 
to advance the capital to 100,000,000 fr. 

The following companies have increased their capital: La 
Lumière Electrique (from 150,000 to 1,900,000 fr.); the Com- 
pagnie Générale de Telegraphie et de Telephonie (from 
1,500,000 to 5,000,000 fr.); and Les Fabrications Electriques 
(from 800,000 to 1,100,000 fr.). 

The Société de Fournitures Electriques has been registered 
а company at Strasburg, with а capital of 100,000 fr., to 
carry on the business of electrical suppliers. 

Under the style of Société d'Electrification Omnia, Cau- 
tereau et Cie, а company has been formed at Paris (89, Rue 
de Flandre) with а capital of 950,000 fr., for the application 
of electricity to industrial and private requirements. 

La Société de Matériel Electrique d'Asnieres has just been 
formed at Asnieres (39, Rue de Paris), with a capital of one 
million francs. 

А new company has lately been formed in Paris (27, Rue Laffitte) 
with a capital of two million francs and the title La Société 
Electrotechnique de Metallurgie. | 

To work an electric lighting concession styled the ‘Secteur 
Electrique du Cours de la République," at Roanne, Messrs. Sainton 
and Noirot have formed а company, with а capital of 50,000 fr. 

The Etablissements Bardon (Société de Construction Electrique 
et Mécanique) is the style of a company formed, with a capital of 
1,000,000 fr. (raisable to 5,000,000 fr. by simple decision of the 
board), for the manufacture and sale of all kinds of electric and 
mechanical apparatus. Its offices are at 64, Boulevard National 
Clinchy (Seine). 

With a capital of 800,000 fr. has been constituted a company 
styled the Manufacture Parisienne de Fils et Cables Electriques 
(offices, 50, Rue Stendhal, Paris), for research into and 
manufacture of all kinds of electric conductors and their 
constituents. 

Fiollet et Cie., with offices at 50, Rue de la Folie Regnault, Paris, 
have been constituted a company for the manufacture and sale of 
cables, electric wire, and insulating substances. Capital, 
520,000 fr. 

The Société des Forces Motrices du Rhône has raised ita 
capital from 30,000.000 to 40,000,000 fr. by the issue to the share- 
holders of 20,000 609-fr. shares. 

In order to enlarge its motor works, La Dauphinoise Electrique 
has raised its capital to 1,000,000 fr, The pew capital was taken up 
by the shareholders. 

The Etablissements Maljournal et Bourron have increased their 
capital from 3,000,0C0 to 8,000,000 fr. 


For Sale.— Middleton (Lancs.) Corporation Electricity 
Department invites offers for one Lancashire boiler, 30 ft. by 8 ft., 
with fittings complete, one 300/400-k w. Belliss-Lancashire Dynamo 
Co.’s steam set, with switchgear and Korting’s ejector. For full 
particulars, see our advertisement pages to-day. 

Messrs. LEOPOLD FARMER & Sons will sell by auction on 
October 12th, at 22, Cross Street, Islington, N.1, plant, machinery, 
and stock of the Betemal Engineers, Ltd., incorporating the 
Vaughan Engineering Co. (See our advertisement pages to-day.) 

HagROW ELECTRIC LIGHT AND POWER Co., LTD., invites offers 
for three 60-kw. Willans-Crompton generating sets, one 180-Kw. 
Willans-Siemens ditto, one Willans-Crompton steam balanoer, four 
Babcock water-tube boilers, economiser, fan, &c. (See our advertise- 
ment pages to-day.) 

Heckmondwike Urban District Council invites offers for one 
15-kW. Reavell-Fowler generating set and one 75-KW. Fowler 
generator. See our advertisment pages to-day. 


An Exhibition at Ghent.—Rev/er’s Trade Service reporta 
that an international exhibition of architecture, building, and 
kindred industries i8 to be held at Ghent next year from April 16th 
to June lith. . The exhibition will include departments for 
architecture in genera], building construction, cheap dwelling 
houses, hygienic inatallations, lighting and heating apparatus, 
electricity in all ita applications, small tools, means of transport 
(motor and other vehicles), &c. Applications for space should be 
addressed, before the new year, to Monsieur A, Becker, 40, Rue 
Joseph Hazard, Uccle Bruxelles, 
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Plug Standards in Canada. — The Department of 
Overseas Trade informs us that а communication has been 
received from H. M. Trade Commissioner in Toronto (Mr. 
F. W. Field) in which he quotes the following report on 
standard plugs and receptacles, of the Regulations and Stan- 
dards Committee of the Association of Municipal Electrical 
Utilities of Ontario. This was unanimously adopted by the 
delegates at the convention of the Association at Niagara 
Falls, Ontario, in June :— 

`* Your committee have endeavoured to secure information 
in view of adopting standard plugs and receptacles. ‘I'he 
sale of appliances and satisfaction in the use of same by. the 
public has been hindered owing to the confusion in existing 
plugs and receptacles. After careful consideration the com- 
mittee report as follows :— 

‘Inasmuch as there is no standard practice covering the 
design of plugs and receptacles for permanent installations, 
and as there 18 а great need of having plugs and receptacles 
whose parts are interchangeable, be it resolved that this 
committee recommend and adopt the use of receptacles, plugs, 
and plug caps as follows :— 

. “1. Receptacles shall have parallel contacts suitable for 
both paralel and tandem caps. 

2. Plug bases shall have parallel contact or contacts suit- 
able for both parallel and tandem caps. 

3. Caps shall have parallel contacts. 

'* 4. Contact dimensions of caps shall be as follows : Outside, 
.560; inside, .436; width, .250; thickness, .062.” 

There are now in use in Ontario 12 different plugs made 
by the same number of manufacturers, all of which are 
interchangeable. It is likely that the managers of the munici- 
pal electrical enterprises throughout Ontario will specify those 
plugs when making purchases in future. 


Social Events. —In 1917, in order to combat the serious 


shortage of foodstuffs due to the war, certain em- 
ployés of the County of London Electric Supply Co., 
Ltd., diligently cultivated allotments, and at the end 


of the season conveyed certain of their produce to 
one of the local yards for inspection by their fellow 
workers. The movement caught on," and in 1918 the 
company's staff formed the County of London Electric 
Supply Co.’s Allotments and Garden Society, headed by the 
engineer-in-chief, Mr. C. P. Sparks, as president. Members 
were enrolled to the number of 196, and an exhibition was 
held in a spacious marquee, beating all attempts of the 
Po year. In 1919, further great strides were made. 

e membership increased to 240. This year the position 
of the country's food supply having become easier, the society 
determined to cater also for those of the staff not interested 
in allotment work, and the name of the Society was changed 
to the Horticultural and Social Socfety ’’ under the presi- 
dentship of Sir Harry Renwick, K.B.E., deputy chairman 
of the company. А full season's cricket fixtures have been 
carried out, various concerts.have been held with increasing 
attendances, and the membership has increased to 380. The 
fourth annual exhibition and garden party was held on 
Saturday, September 4th, in picturesque private grounds in 
Clapham-Park, London, S.W. ‘The exhibits of vegetables and 
flowers numbered 350, covering some 1,000 sq. ft. of table 
space, the display surpassing all previous records. Over 500 
visitors attended, and musie was rendered by the band of 
the 6th Battalion London Regiment. The prizes were pre- 
sented by Lady Renwick. Mr. R. E. Ford, F.R.H.S., judged 
the exhibits, and stated that he had never seen a better 
arranged exhibition, and that the various exhibits were worthy 
of competition in any professional show. 

The first annual sports meeting (under A.A.A. Rules) of 
Fuller's United Social and Athletic Association was held on 
Saturday, September 11th, in a meadow at Goodmayes. About 
1,500 were present. 'The programme contained open, closed, 
and invitation events, and provision was made for the ladies 
and young people. Inter-departmental events were keenly 
contested, and caused great interest. Among the visiting com- 
petitors were teams from the Sterling Telephone Co., the Hart 
Accumulator Co., and the Roneo Co. (Romford). Prizes were 
distributed by Mrs. G. A. Fuller. Several of the directors, 
Mesars. С. A. and L. Fuller, and Mr. Gordon, were present. 


The Demand for Electrical Goods in Chile. — The 
Commercial Secretary to H.M. Legation at Santiago (Mr. 
W. F. Vaughan Scott), in a recent report on the demand for 
electrical goods in Chile, states that Great Britain to-day 
seems to have absolutely no part in this trade, which, taking 
the market as a whole, must be very considerable when the 
number of electrical installations (over 200) in the country is 
taken into account. 

He says that owing to the intermittent extreme cold periods 
experienced in most parts of Chile during the winter months. 
artificial heating is absolutely necessary, and on account of 
their convenience, electric stoves are becoming more and 
more popular. Nearly all the stoves sold in Chile (over 4,000) 
are of American manufacture. A certain number of stoves 
are made in the country and fitted up with American bulbs. 
The American stoves are generally quoted f.o.b., and in 
some few cases at port of shipment. No reliable information 
can be obtained regarding prices, as the same are constantly 
changing, but Mr. Scott gives in his report such information 
ав he has been able to collect comparing British and American 


prices. He holds that there would be an opportunity for 
British manufacturers successfully to compete with all other 
makes if they could offer a cheaper, and as well-presented 
stove as the American, that would consume less current, as 
charges for energy are high in Santiago. | 

Electric Bulbs.— Of these, about 60 per cent. are of Ameri- 
can manufacture, " the quality of which, from information 
obtained, is not very good’’; 30 per cent. are Japanese, 
'" which, in quality, are inferior to the American article ; 
and the balance of 10 per cent. correspond to those imported 
from other countries. | 

Electric Wire is principally imported from the United States 
of America, Japan, and Spain. | 

Electric Lamps, Fixtures, éc.—60 to 70 per cent. are im- 
ported, at present, from America, and the balance from other 
countries. | 

Battery Cells are mostly imported from the United States, 
and a certain amount from Spain. EE | 

A certain quantity of brass insulating tubing is being 
manufactured locally. 


Aluminium Production in Germany.—Reports have been 
in circulation that the Lauta aluminium works near Hoyerswerda, 
belonging to the German Government, is in a difficult situation, as 
the cost of production substantially exceed prices abroad, and that 
orders are consequently lacking, stocks acoumulating and workmen 
being discharged. It is, however, semi-officially stated that the 
reports in this form аге incorrect. It is admitted that stocks are 
on hand as in other industries. The costa of production are such 
that the works could yield a favourable return on the capital in 
the present state of the world's markets and the rate of exchange. 
Quantities of 600tons and 200 tons of crude aluminium have recently 
been sold for rolling elsewhere and for export by the purchaser. 
Under the auspices of the recently-appointed general manager, 
it has been found that the number of workmen employed has been 
disproportionate to the production, with the result that discharges 
have taken place. Not only so, but the generating station, which 
is based upon the use of lignite as fuel, has for some time 
past been transmitting power to distant places, and a supply will 
also shortly be furnished to Berlin, where а shortage of coal 
exists. The opinion is entertained by the manager that the 
future of the Lauta works is assured, unless the value of the mark 
undergoes а fundamental change. 


The Use of Electricity in Holland.— According to Trade 
Notes forwarded to the Department of Overseas Trade by the Com- 
mercial Secretary to H.M. Legation at the Hague, in connection 
with the increased price of coal, the Nieuwe Hotterdamsche Courant 
states that it is urged that electricity be used to replace gas 
wherever possible. The power stations are producing 50 per cent. 
more electricity than last year, which was also an increase over 
1918, in spite of rationing. The Hague and Amaterdam have set 
the example in making the change from gas to electricity by 
adapting the street gas lamps; other towns, however, have been 
slow to follow this course. 

At the instance of the Cos! Distribution Bureau, the Municipality 
of Rotterdam granted & credit of 40,000 florins to electrify 800 
street lanterns ; but, unless constant pressure is exerted, no further 
stepa will be taken in this direction. . 

In view of the coal scarcity, industry generally is advised to 
spare the use of gas and to extend that of electricity. 


Electrical Machinery for Tasmania.—Mr. J. Н. 
Butters, general manager of the State Hydro-Electric Department. 
who left on August 2nd for Canada, the United States, and 
England, is studying the latest developments affecting hydro- 
electricity, and will select machinery for the big construction 
works now in progressin Tasmania. Mr. Butters will also investi- 
gate the working of some of the important power, water supply, 
and irrigation organisations in Canada and the United States, with 
a view to recommending the system most suitable for Tasmania. 
He will be absent seven or eight months. 

Speaking at а function early in August, Mr. Butters said that 
when the Great Lake scheme was completed, they would be 
generating 78,000 H.P. Other schemes would then be initiated. A 
water-power survey of Tasmanian resources was in progress. 
Those controlling the department had in mind a scheme under 
which it would be possible ultimately to generate up to 200,000 H. p. 
He also stated the department had done its share in connection 
with providing for the requirements of the big electrolytic worsk 
at Risdon.—AReuter's Trade Service. 


D.K. Lady Footballers.—The forthcoming tour of 
Messrs. Dick, KERR’S ladies football team in France, where they 
will play four matches, is to receive the patronage of Lord Derby, 
the British Ambassador, who has associated his name with the 
undertaking. as have also the directora of the English Electric Co., 
including Sir Charles Ellis, K.C.B. (chairman), Mr. W. L. Hichens 
(deputy chairman), Lord Meston, K. C. S. I., Sir John Aspinall, Sir 
Alex. Gracie, Lieut-Col. Sir John Mansell, D.L., and the officials of 


the firm. It is hoped to arrange a match in London on the return 
journey on November 9th. The team has raised £8,340 for 
charities. 


Saturday Work in Australia.—The Compulsory Con- 
ference which was called by the State Labour Government to 
settle the question of Saturday work, has resulted in a settlement 
under which the Unions have agreed to revert to the normal 
working week. The dispute originally arose in consequence of 
the refusal of the boilermakers and engineers to work on Saturday 
to enforce their demand for а 44-hour week. — Reuter, 
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The Engineering Dlspute.— When the Court of Inquiry 
met on Thursday last week, Sir Allan Smith drew the chairman's 
attention to the recommendations of the National Joint Industrial 
Council (reported in our last issue), and suggested that the Court 
should adjourn to enable the parties to consider the position. Mr. 
Rowan supported the suggestion, and the chairman adopted it. 
On the following morning Sir Allan read an agreement which had 
been arrived at, and urged that the Court should not proceed 
further with the inquiry. Mr. Rowan endorsed this view, and the 
chairman, expressing satisfaction with the position, adjourned the 
Court sine die. 

The following are the terms of agreement :— 
EMPLOYMENT OF FOREMEN, 


As the Electrical Trades Union do not demand that foremen 
must be members of a Trade Union — 

It is mutually agreed :— 

l. The men on strike shall resume work. 

2. The notices issued by the federated firms shall be cancelled. 

3. A general resumption of work shall take place ав soon as 
possible according to the circumstances prevailing at each works. 
4. No victimisation shall take place on either side. | 

The Court of Inquiry eventually resumed its sittings, and will 
report to the Minister of Labour. 

Before the dispute was settled the Metropolitan Electric Tram- 
ways Co. and the London United Electric Tramways gave notice 
that in the event of an electricians’ strike they would have to 
dispense with the services of all their employós during the stríke. 

At & meeting of the National Joint Board held on September 18th, 
the representatives of the Electrical Power Engineers' Association 
explained that their attitude with regard to the recent dispute 
in the engineering industry and its threatened extension to the 
electricity snpply industry was dictated by & desire to support 
regularly-oonstituted machinery for the settlement of disputes. 

The deolared intention of the E.P.E.A. to adhere to oonstitu- 
tional methods received the full approval of the employers' repre- 
sentatives on the National Joint Board, who took the opportunity 
of emphasising the value of the Board as a means of conciliation, 
and of urging all electricity supply undertakings to support the 
Board's work by a prompt and loyal acceptance of its recom- 
mendations. 


Book Notices.—We have received from the London 
School of Economics and Political Science a copy of the Calendar 
of the School for the 1920-21 Session (2s. 6d. net). Important 
developments have taken place in the School recently, in respect of 
higher teaching in commercial subjects and the institution of a 
Commerce Degree, and an extensive programme of lectures and 
classes on such subjects, for day and evening studenta, has been 
prepared. Full perticulars of these are conveniently arranged for 
reference, and information is given of the degrees, diplomas and 
certificates which are obtainable. 

"'The Output Problem." By J. E. Powell. Pp. vii + 168. 
London : The Library Press, Ltd. Prioe 6s. net. 

“Tramway Motorman's Handbook." By W.S. Ibbetson. Pp. viii 
+ 208; 47 figs. London: E. & F. N. Spon. Price бв. 6d. net. 

* The Henley Telegraph," September, 1920 (32 pp.).— The present 
number of the house magazine of Messrs. W. T. Henley's Telegraph 
Works Co., Ltd., is produced in its usual brightly-written style, 
containing articles of general interest showing excellent literary 
taste. 

"'The Metropolitan-Vickers Gazette," No. 89, August, 1920 
(18 pp.).—This number of the Gazette includes an interesting 
and well-illustrated article on the London and South-Western 
Railway electrifioation апа notes on a test on а large oil circuit- 
breaker. There is also a description of Messrs, Rudge-Whitworth, 
Ltd.'s, ball-bearing factory at Birmingham. 

* Journal of the Institution of Electrical Engineers.” Vol. LXIII, 
No. 293. July, 1920. London: Е. & N. Spon, Ltd. Prioe 1Cs. 6d. 
—This issue contains the following papers:—" Automatic Pro- 
tective Devices for Alternating-current Systems,” by A. E. McColl ; 
" Duplex Wireless Telephony: Some Experimenta on its Applica- 
to Aircraft," by Captain P. P. Eckersley; “Modern Marine 
Problems іп War and Peace " (eleventh Kelvin Lecture), by Dr. 
C. V. Drysdale ; also the Chairman's (Prof. E. W. Marchant) addreas 
to the Liverpool Sub-Centre, and the Report and Accounts of the 
Benevolent Fund for 1919. 

* Transactions of the Faraday Society.” Vol. XV. Part 3. 
June, 1920. London: The Society. Price 17s. 6d. 

„Vickers News." Vol. II, No. 23 (14 pp.).—The September 
number of this interesting journal includes articles on the Con- 
traflo” auxiliary condenser, the association of high elastic limit 
and toughness in steel, and a description of Messra. W. T. Glover 
and Co.'s cable works at Trafford Park, Manchester. 


The British Industries Fair.—We have received from 
the Department of Overseas Trade a copy of a booklet in English 
on the forthooming British Industries Fair to be held in London 
(at the White City), and in Glasgow and Birmingham, between 
February 218t and March 4th, 1921. This booklet is about to be 
distributed overseas, and it will be printed in seven different 
languages. The issue forms part of the scheme for propaganda 
overseas to attract foreign buyers and those from the Dominions 
and Colonies to come to the next fair. 


Electrical Manufacturing in Australia.—A new company 
is being formed under the title of the Commonwealth Electric and 
Metal Co. with a capital of £500,000. to establish works at New- 
castle for the purpose of producing electrical equipment, metallic 
alloys, and various other metal manufactures.— Heuter's Trade 
Service (Melbourne), 


Electricity Suppiy Rifle League.—A very successful 
Prize Meeting was held under the auspices of the League on Sep- 
tember llth on the ranges of the Hackney Electric Rifle Club. 
There were between 30 and 40 competitors for the various eventa, 
and as the weather was extremely favourable, shooting took place 
under ideal conditions. Owing to holidays, there was not such & 
large attendance as was anticipated, but next year it is hoped to 
have the meeting earlier, when many more will be able to attend. 
The captain of the Metropolitan Co., Mr. H. J. Taylor, had the best 
aggregate for shooting at 25 yds. (deliberate and rapid), 50 yda. and 
75 yds. The arrangements for the meeting were carried out by the 
members of the Hackney club, who were second in the team shoot. 
The secretary of the League, Mr. E. Matthews, assisted by Mr. 
Hows, of the City of London Club, and Mr. Atkins, captain of the 
Hackney Club, acted as officials. The following were the winners 
of the various events :—25 yds. scratoh.— W. Hutchings (98), Metro- 
politan Electric ; Pool.—H. J. Taylor (100), Metropolitan; Handi- 
oap.— A. Ridd (99), Shoreditch; Варій. —А. Barbour (95), Shore- 
ditch ; Pool.—H. J. Taylor (99), Metropolitan ; Team.—Shoreditch A 
(291) ; 50 yds. scratch.—P. C. Ebner (100), Shoreditch ; Handicap 
—A. Pitcher (98'4), Shoreditch ; Pool.—E. A. Foster (97), Shore- 
ditch ; 75 yds. scratch.—A. Pitcher (99), Shoreditch ; Pool.—H. J. 
87180 (98), Metropolitan; Championship.—H. J. Taylor, Metro- 
politan. 


Erith-Riley Stokers.— Amongst recent orders for Erith- 

Riley stokers are 19 of the size ordered for Edinburgh, namely: — 

Fourth repeat order, Calcutta E.S. Corporation .. 3 stokers 

First order, Union d'Electrique, Paris ^ „ y 

Repeat order үз bi i m EP 

Cie. Parisienne de Distribution Electrique... e IET 
Each stoker is suited for a boiler raising 80,000 lb. of steam per 
hour. Messrs, ERITH'S ENGINEERING Co., LTD., are now furnish- 
ing also, to the order of Messrs. Preece, Cardew & Rider, six 
Erith-Riley stokers, each 20 per cent. larger than the above, for 
six boilers each raising 92,000 Ib. of steam per hour, with low- 
grade fine slack coal. Whatever the make and size of boiler, a 
single Erith-Riley self-cleaning stoker suffices, as these stokers are 
assembled from any number of uniform, standardised, self-cleaning, 
underfoed retort units. | 


Norwegian Statistics.—According to statistics which 
have only now been published in Norway, the number of glow lamps 
installed in the country at the beginning of 1918 was 2,714,574, 
as com with 2,282,693 in 1917, and 1,965,440 at the commenoe- 
ment of 1916 ; and that of arc lamps was 2,815, 3,132 and 3,603 in 
the same years respectively. The plant used for lighting at the 
opening of 1918 represented 104,252 KW., or one-tenth of the total 
plant in use, 


No Tenders for Spanish Nallway.— No result was 
obtained in connection with the second adjudication for the oon- 
etruction of the direct line from Madrid to Valencia at a cost of 
145,400,000 pesetas, as tenders were not forthooming.—Rewter's 
Trade Service (Madrid). 


Sweden.—4AÀ new company has been formed at Gaevle, 
by MM. Gunnar Sanzelius and Samuel Berg, of Stockholm, M. Joh. 
Parsson, of Gaevle, and others, with the object of manufacturing 
electrical installations, machinery and fittings. It will be known 
as Aktiebolaget Elektriska Ledningsfabriken, and its minimum 


capital of Kr. 200,000 will be divided into shares of Kr. 200 each. 


AKTIEBOLAGET ELEKTROMETALL, which holds a patent for the 
manufacture by an electrical procedure of pig-iron, steel and other 
metals, has decided to reduce its share capital to half of the present 
441,000 kr. by repayment to shareholders of half the capital 
invested.— Heuter's Trade Service (Stockholm). 


Electrical Developments in Rumanla.— The Omnium 
Electrique Roumain has been formed at Bucharest by & banking 
group, headed by the Banque Marmarosh, Blank et Compagnie, to 
develop the use of electricity in Rumania, the share capital being 
20,000,000 lei. 


Australian Iron and Steel Works.—The Premier of 
Queensland has announced that the Federal Government will not 
abandon the plans for the State iron and steel works, even if the 
response to the local loan is unsatisfactory. Engineering firms of 
repute in England have sounded the Government as regards supply- 
ing and erecting the necessary machinery and financing the whole 
project.—Reuter’s Trade Service (Brisbane). 


Water Turbines for Russia,—According to an announce- 
ment in the Kölnische Zeitung, Prof. Lomonosow, Chief of the 
Russian Transport Department, who is in Berlin, states that three 
hydro-electric power stations have been started in Russia, but 
progress has been held up through the absence of water turbines.— 
Board of Trade Journal, 


Labour in Australia. —At a meeting in Sydney of 
engineers and ironworkers demanding а 44-hour week, Mr. Garden, 
the secretary of the Labour Council, advised the men to take 
control of the workshops if the employers refused to concede their 
demands. The proposal was rejected by the Union secretary, who 
stated that that was not the time for foreign propaganda. Daily 
Telegraph. 

Catalogues Wanted. — MR. Н. Норскімз, factor, of 
486, London Road, Westcliff-on-Sea, desires to receive price-lists 
from manufacturers of accessories, cable, &c., and to take up new 
agencies. 
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Mica.—Tut Кірсе Roasting FURNACE AND ENGINEER- 
ING Co. report that mica shipments from South Africa have been 
resumed, and a first parcel has just arrived per в.в. .Verasa, while 
other shipments have been advised by cable. Considerable 
quantities are expected at regular intervals. 


Wire Manufacturing in Australia.— The Postmaster- 
General'a Department, which is anxious to see the manufacture of 
galvanised iron wire established in Australia, is prepared to order 
immediately 350 tons of such wire of various gauges at attractive 
prices.— Reuter « Trade Serrice (Melbourne). 


German Dry Batterles.—A correspondent writes draw- 
ing attention to the export trade-getting methods of а German 
manufacturer of dry batteries. While no attempt is made in 
correspondence to conceal the fact that the house from which it 
emanates is German, the batteries themselves when received bear a 
label with an inscription in French, from which the user or purchaser 
may be given a false impression that the battery is French-made, 
This is à low-down trick, but it is little more than we have learned 
to expect from such а quarter. "We pass the warning on to traders 
who want to keep their hands clean. 


A Ford "University."—The lectrical World states 
that the Ford Motor Co, has established an educational depart- 
ment to be known as the Ford Technical Institute, This institute 
will occupy the atatus of a university, with power to grant degrees 
in mechanical, electrical, and chemical engineering. 


The Samples Fair at Prague.—An International Autumn 


Fair ія being held at Prague this month, It closes on September 
28th. 


Fire.—A fire in the compressor room at the Vulcan 
Works, Thornton Road, Bradford (THWAITES Bros., engineers), did 
в good deal of damage to the electrical equipment. 


American Bosch}Developments.—THE AMERICAN Bosca 
MAGNETO CORPORATION has acquired control of the Gray and 
Davis Co., manufacturers of starting. lighting, battery ignition 
systems, Boston. The combined capital of the two concerns is 
estimated at $15,000,000.— Reuter's Trade Service (Springfield, 


LIGHTING AND POWER NOTBS. 


Accrington.—Susrension or SUPPLY. — Through а 
mishap to cables, the electricity supply to part of Accrington was 
cut off for three hours un September 15th. Several works depen- 


dent for their motive power upon electricity had to suspend 
operations, 


Aunfield Plain (Со. Durham).—Nxw UNDERTAKING.— 
The electricity undertaking was officially opened on September 
17th. Last year the Urban District Council negotiated, and 
obtained by mutual consent, the transfer of the Provisional Order 
from the Newcastle-upon-Tyne Electric Supply Co., Ltd. А scheme 
was then drawn up for purchasing a bulk supply from the New- 
castle Electric Supply Co., at 2,750 volts, three-phase, 40 periods, 
and serving three sub-stations, where the pressure would be 
reduced to 440 volts, three-phase, for power, and 250-volts, single- , 
phase, for lighting. There is approximately 15 miles’ route- 
length of overhead distributors for the purpose of supplying 
private consumers, and about 500 lamps for public street lighting. 
The low-pressure pole-line work was carried out by Messrs. Cox- 
Walkers, Ltd., of Darlington. The consulting engineer for the 
whole scheme was Mr. T. Dawson Martin, A. M. I. E. E, of Newcastle- 
upon-Tyne, • 7 


Australla.— OSBORNE (SOUTH AUSTRALIA). —Substantial 
progress has been made with the building of the new power house 
for the Adelaide Electrio Supply Co., on the site acquired last year 
at Osborne, on the Port River, nearthe Outer Harbour. In order to 
carry the heavy weights of the generating plant the whole of the 
site has been piled. Orders have been placed with the Metropolitan- 
Vickers Co., of England, for опе 10,000-Kw. (13,200 H.P.) and one 
5,000-Kw. (6,600 H.P.) turbo- generators. Another 6,000- K w. turbo- 
generator is also now being shipped, and will be temporarily 
erected at the Grenfell Street power house and removed to Osborne 
later. — British Australasian. 

‚ SYDNEY (N.S.W.).—The Municipal Council proposes that, with 
regard to a report by the city electrical engineer, about the advis- 
ability of encouraging the manufacture of electrical apparatus in 
Australia, and a request by the Commissionera for Railways for a 
conference with the city electrical engineer with a view to selecting 
the size and type of equipment that would be most advantageous 
to manufacture, in view of the Council being the only other user 
of electrical plant that is likely to require generating unita of 
output equal to those of the Railway Commissioners, the chief 
electrical engineer be authorised to confer with the chief electrical 
engineer to the Railway Department on this subject. 


Barnsley.— Mains ExTENsIONS.— At the Town Council 
meeting last week, the Electricity and Lighting Committee recom- 
mended that application be made for power to borrow £ 14,200 for 
laying mains and services and other purposes, as follows :— 
Excess expenditure on mains, services, sub-stations and high- 
tension switchgear, to March 31а, 1920, £7,560; mains, services, 
high-tension switchgear in sub-stations, £6,640. The Committee 


also recommended the extension of the main from Mesars. Gillott's 
gub-station to the sanitary department at, Pegmoor, at an estimated 
cost of £1,085. They also recommended approval of an application 
from the British Co-operative Society, Ltd., for a bulk supply of 
energy for its central stores, wholesale department, and flour mill. 


Barrow-in-Furness,—PRicE INCREASE. — At a special 
meeting of the Town Council, the pre-war charge of 43d. per unit 
for electricity supplied for lighting was raised to 8d., the statutory 
maximum. The price of electricity for other purposes was also 
increased by the addition of sums varying from 33 to 116 per cent. 
above the pre-war rates. 


Bodmin.—Pusuic LIdHTNd.— The Town Council has 
accepted the tender of the Electric Light Co., which offered to 
carry out public lighting ata charge of £278 per annum. The Gas 
Co.'s tender amounted to £296, 


Burnley.—YEr4AR's WonkrNG.— The report on the elec- 
trioity undertaking for the year ended March 31st last records а 
total revenue of £60,800, as compared with £43,275 for the 
previous period. Working expenses amounted to £40,559, against 
£27,269 |for 1918-19, leaving a gross profit of £20,241 (£16,006). 
The net profit, after payment of capital charges, was £5,718, an 
increase of £4,228 on the profit for the previous year. The total 
number of units sold rose from 5,728,371 to 7,113,310. The cost per 
unit increased from 1 750d. to 1:858d. 


Bury St. Edmand's.—CoxpENsING PLANT.—At a recent 
meeting the Town Council approved of the purchase of a surface 
condenser from the Glasgow Corporation, at & price of $500. The 
condenser house is to be extended to house this plant. 


Carlisle.— Year's WORKING.— The annual report for the 
year ended March 31st last shows that the total revenue of the 
electricity department was £48,980, compared with £39,378 for 
1918-19. Working costa amounted to £33,252, against £27,211, 
leaving a gross profit of £15,728, an increase of £3,561 upon the 
previous year's figure. The net result, after payment of capital 
charges, was a credit balance of £2,301, a satisfactory inorease upon 
last year's net profit—£923. The number of units sold rose from 
5,660,321 to 6,216,678, and the average price obtained from 1°70d. 
to 1:894. 


Ceylon,—WaATER-PowER DEVELOPMENT. — When the 
war broke out, the Public Works Department was engaged in 
surveying the water-power facilities in Ceylon. That work was 
put an end to by the war, but it has now been taken up again. 
Hitherto, апа in the East generally, the standard American 
frequency of 60 cycles has been largely adopted, but Mr. Meares, 
the electrical adviser to the Indian Government, who has been 
loaned to the Ceylon Government, recommends the British standard 
frequency of 50 cycles, and in his report, expresses the conviction 
that the consulting engineers will be able to place the order for the 
electrical machinery required within the British Empire.— American 
Commerce Reports, 


China. PEK ELECTRICITY SUPPLY. — The Peking 
Electric Light and Power Co. ie contemplating the erection of a 
new power station, and the laying of additional mains. The local 
papers have recently urged that the company's monopoly con- 
cession should not be renewed when it expires, owing to the 
unsatisfactory supply that is being given, and а demand is being 
made that competition should be allowed. The proposal to erect a 
new power station is an endeavour to deal with the mtuation.— 
American Commerce Reports. 


Continental.— Sw1TZERLAND. — The Board of Trade 
Journal states that an estimate compiled by the Swiss Hydro- 
Economic Union, places the total output of Swiss power-stations 
for lighting and general purposes at from 1'2 to 13 milliard 
KW.-hours, or, roughly, 300 Kw.-hours per inhabitant per year. 
The war gave a great impetus to the consumption of electricity, 
апа during the years 1915-17 the outputa of the North-East, the 
Berne and the Basle power works increased by 50, 58 and 42 per 
cent. respectively. Among the large stations recently built, are 
the new stations built on the Aare, near Alten-Goesgen, by the 
society “Motor.” These have а capacity of 50,000 H.P., and the 
power station of Eglisau, nearly finished by the North-East Swiss 
Power Works, which will have an output equivalent to 32,000 В.Р, 
The Swiss Federal Railways have three stations under construction 
—Ritom, Barbarine and Amsteg designed to supply the power for 
railway electrification. The preliminary work has been started at 
the big station on the Joigne, at Rossens, which will have a total 
power of 60,000 B.P. Two companies which aim to effect co-operation 
between existing undertakings have been formed, these are the 
Société Anonyme d'Energie de l'Ouest Suisse and the Kraftuber- 
tragung fiir vermittelung und Verwertung von Elektricitat. The 
latter proposes to erect a high-pressure line right across the 
country from the Lake of Geneva to Lake Constance. The 
former company will construct a line running from Rossens, 
ria Lausanne, to Geneva, and another running north through the 
Jura to Basle. The Swiss Hydro-Economic Union considers that 
the water-power resources of Switzerland are sufficient for the 
entire electrification of the country, and will give а surplus for 
ecport, &с. 

FrRANCE.—A Law was published in the Journal Officiel of 
August 19th, providing for the construction of the works necessary 
for a high-pressure electrical power system in the liberated areaa. 
The scheme provides for the construction of stations at Pont.à- 
Vendin, Douai, Valenciennes, Nwux, Bully-Grenay, Lille, Cambrai, 
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Jeumont, Beautor, Laon, Reims, Epernay, Mohon, Stenay, Verdun. 
Saint-Dizier, Longwy, Piennes, Briey, Nancey, Vincey, Fontoy, la 
Houve, Bischborn, Chambray, Paris, Saint-Just, Arras. The chief 
generating station will be at Hirson, on the Aisne. The cost is 
estimated for the present at 135,000,000 fr., and will be subscribed 
partly by the State.— B. of 7. Journal. 

The members of the Senate for the departments of Puy de-Dóme, 
Cantal, Corrèze, Lot-et-Garonne, Gironde, Haute Vienne, Charente, 
and Derdogne had a meeting recently at the Senate House, with 
а view of finding means to secure the development of the water- 
courses in the Dordogne basin on lines similar to those proposed 
in the case of the Rhóne. The Conseils Généraux is to be asked to 
sanction the appointment of an interdepartmental commission to 
draft the plans for the scheme. 

SPAIN.—La Sociedad Energia Electrica del Centro de Espana has 
reoently secured а oonoession to establish а plant to utilise the 
water power of the River Alto Guadiana, at Ossa de Montiel (Pro- 
vinoe of Ciudad Real), for the generation of electrical energy. 

NORWAY.—Work in connection with the Aura power station 
was begun in April, 1914. Many difficulties were encountered 
during the years of war, and working was finally stopped, 
but is now to be resumed. It was originally estimated that 
the whole of the Aura works would involve an expenditure of 
38,000,000 kroner. The idea was first io utilise the Lilledal water 
course to as to obtain 90,000 H.P. by the end of 1921, and to increase 
this power to 300,000 н.р. by the furtber use of the Aura River. 
So far, however, only one-third of the whole works has been put in 
hand, and this has absorbed 20,000,000 kroner. The first instal- 
ment, which is to yield 44,000 H.P., is not yet completed, and 
additional capital is required for the purpose. In the case of the 
Ranasfoss, the work is progressing 1apidly, and is expected to be 
finished next autumn. This fall is to yield 72,000 H.P.; & sum of 
15,000,000 kroner has already been expended on the undertaking, 
which is to be completed at a cost of 41,000,0C0 kroner, as con- 
trasted with the original estimate of 18, (O0, O00 kroner. 

GERMANY.—Acoording to the Jierliner Tagib'att, very far- 
reaching developments are contemplated by the Rheinisch- 
Westfälische Elektrizitätswerke, which already supplies a large 
part of the Rhenish-Westphalian industrial area with electricity. 
The plan provides for extension in two directions. On the one 
hand, the company proposes to extend the area which it supplies 
by combination with other generating works in the industrial 
area, and especially with the Elektrizitatswerke Wesrfälen Aktien- 
Gesellschaft, with the avowed object of ultimately bringing the 
electrical supply of the entire Rhur basin under опе control. Even 
more interesting developments in the other direction have as their 
object the changing of the main fuel basis of the whole concern 
from coal to lignite. This object is to be attained through the 
working agreement which has been come to with the Braun- 
kohlenwerk Roddergrube. This agreement provides for the complete 
taking over of the Roddergrube concern at a later date Reuters 
Trade Service (Berlin). 

CZECHO-SLOVAKIA.—According to Narodni Politika, the Czeoho- 
Slovak Government is working out an extensive electrification 
scheme, providing for damming arrangements and electricity works 
in the chief rivers of Bohemia, Moravia, Silesia, and Slovakia. All 
the important coal mines are to be electrified.— Economic Review, 

ITALY.—The Italian Government has already granted conces- 
sions for the exploitation of water power of more than 2 million 
H. P., of which 1°5 million H P. has already been harnessed. The 
fact that the concessions have not been ntilised to their full extent 
is attributable to the high cost of building and the lack of material. 
Italy's requirements in electric energy are, however, very large. 


Thus, 500,000 H.P. would be required for the manufacture of nitro- | 


genous fertilisers, and 4 million Н.Р. for the running of b'ast 
furnaces and the working up of spelter. Requirements will be 
further increased by the electrification of the railways ; the project 
already sanctioned provides for the electrification of 4,000 km. 
The electrification of the entire system would result in the saving 
of 1°8 million tons of coal annually, which is equivalent to 800 cr 
900 million lire.— Economic Review. 


Donegal.— REQUEST ror ELECTRIC LIdRHT.—At the last 
meeting of the Urban Council, a deputation of residents urged 
on the Council the desirability of improving the water supply of 
the town and the changing of the gas lighting into electrical 
lighting. The Council said that it was proposed to continue gas 
lighting till a company was formed for electrically lighting the 
town. 


Dundee,—HousrNa снеме. — The Corporation has 
erected centrally-heated houses which possess a 24-hours hot water 
supply ; electricity is also installed, for а certain quantity of which 
6d. per week is charged. 


Fort William.—WarER-PowER  ScHEME.—There is 
every prospect, it is stated, that the great water power of 
Lochaber will be utilised for the production of electricity, which 
will be used for the manufacture of aluminium, the central works 
to be at Fort William. 


Guildford.—SaArn& or UN DERTAKINq.— The shareholders 
of the Electricity Supply Co., Ltd., have agreed to sell the under- 
taking to the Corporation for not less than £55,000. 


Hunsworth (Yorks).—-Evectric LIGHT EXPERIMENT. 
—At a meeting of the Urban District Council last week, Mr. J. J. 
Blackburn, a member of the Council, speaking of the high cot 
of the present system of gas lighting for the streets, proposed 
electric lighting at Lower Hunsworth as an experiment, and sub- 
mittel an offer from the Yorkshire Electric Power Co. to light 


Whitehall Road and part of Hunsworth Lane for £130 per year, the 
company being responsible for maintenance and renewals. Mr. 
Blackburn pointed out that gas lamp renewals needed would cost 
£100, quite apart from the cost of light. Councillor Verity 
supported Mr. Blackburn, and hoped such an experiment would be 
extended to the remainder of the district. The Council appointed 
a sub-committee to inquire into the matter. 


Leadgate.— ELECTRIC LIHrd.— The Urban District 
Council has received а draft agreement from the Consett Iron Co, 
which has agreed to supply the necessary electricity for lighting 
the district. 


Londop.—FULHAM.—lIt was reported at a meeting of the 
Borough Council that the unolaimed balances of electric light 
dep-sits which had accumulated since the commencement of the 
undertaking to March 31st last amounted to 2660 8s. 11d. £500 
of this sum had been transferred to the Rent Commutation 
Investment account. 


Nottingham.—Coxw18sSIONERS' DECISTON.— Ruling that 
the erection of & new generating station on the Trent by the 
Derbyshire, Notts. Electric Power Co. would be an encroachment 
upon the City Corporation’s rights of supply. the Electricity Com- 
missioners have refused to sanction the scheme, and have approved 
the erection of a station by the Corporation, subject to the following 
conditions :—(1) The plans and general lay-out of the station 
must be approved by the Commissioners; (2) the Corporation 
shall, if required by the company, supply to it such high-tension 
energy in bulk as the company may require, on terms to be agreed, 
or failing agreement, to be settled by the Commissioners ; (3) if a 
joint electricity authority is set up for the district, under the 
Electricity Supply Act of last year, the Corporation shall, if 
required by that authority, and if directed by the Commissioners, 
transfer the station to the joint authority, the Corporation being 
reimbursed on certain terms. Р 


Oldham. — Year’s Workinc.—The abstract of the 
electricity department accounts for the year ended March 25th 
last records a total revenue from all sources of £119,124, against 
£88,405 in the previous year. The total of working expenses was 
£69.976, against £56,408, leaving a gross profit of £49,148 
(£32,497). The net result, after payment of capital charges, was a 
credit balance of £10,774, an increase of £2,448 on the previous 
year's profit. The number of units generated rose from 18,550,564 
to 21,011,346. The plant capacity is now 10,680 Kw. 


Risca.— PROVISIONAL ORDER. — The Urban District 
Council is applying to the Electricity Commissioners for powers to 
generate апа supply electricity for public and private purposes. 


U.S.A.—CaLiFoRNIA.—The Mount Shasta Power Oo., a 
corporation owned by the Pacific Gas and Electric Co., has applied 
to the State Railroad Commission for authority to make expendi- 
tures aggregating $125,000,000 for the development of hydro- 
electric power. The plan of the company is to install a plant with 
516,000 H.P. at one point in the mountains, and to conserve the 
streams in other areas to develop 7, 000, (OO Kw.-hoursa day. This will 
virtually double the power output of the plants operated by the 
Pacific Gas and Electric Co. The use of hydro-electric power will 
save this corporation 35,000 barrels of oil a day. Five new power 
houses are to be constructed, and,a 7-mile concrete tunuel will 
have to be built.— Reuters Trade Service (Son Francisco). ; 


TRAMWAY AND RAILWAY NOTES. 


Australla.— TOO wOOMBA, Vicrorta.—lIn his report on the 
proposed electric tramway and general power requirements for 
Toowoomba, Mr. F. A. M'Carty, ALE.E, consulting engineer, of 
Melbourne, shows that the cost of the undertaking would be :— 
For tramway purposes only: Tramway, £143,752 ; power station, 
£32,500; total, £176,252. The costiof tre power station scheme, 
covering the demands of the tramway, pump motors and street 
lighting. £39,5CO ; for tramway and power for present and future 
requirements, £62,100, The report shows that the total single track 
mileage of the route proposed would be :—Ordinary construction, 
7'6 miles; special construction, 2'1 miles. The gauge would be the 
recognised standard of 4 ft. 8} in., and the car it is proposed to use 
would be about 28 ft. over all, 8 ft. wide, and would seat about 32 
passengers.—Heuter'* Trade Service (Melbourne). 


Bradford.—FARE INCREASE.—TThe City Council, last 


week, approved an increase of tramway fares to figures which, 


roughly—and without affecting school-children— amount to double 
the pre-war fares. Opposition in the Council was modified by the 
fact that the undertaking was loeing, on existing conditions, at the 
rate of about £:,000 per week, and by the heavy expenditure in 
relaying the permanent way, which Alderman Palin (deputy- 
chairman of the Committee) said was now costing £30,0C0 per 
mile, instead of £10,000 per mile pre-war cost, 


British Railways.—Everctric TRAINS.— The Railway 
Gazette recently published. among many other statistics, a table 
showing the increase or decrease in the number of vehicles in elec- 
tric trains on the various British railways. The figures given are 
as follows :—Great Western, 1913—60, 1919—60; London and 
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North-Western, 1913—none, 1919—131 ; Midland, 1913—117, 1919— 
118; London and South-Western, 1913 —29, 1919—283 ; Great 
Central, 1913—12, 1919—16 ; North-Eastern, 1913—110, 1919—91 ; 
Lancashire and Yorkshire, 1913—159. 1919—220; London, 
Brighton and South Coast, 1913—132 ; 1919—144. These figures 
show totals of 619 in 1913, and 1,063 in 1919, an increase of 444, 
or 71°73 per cent. 


Continental,—lTALYv.— The longest electric tramway in 
Italy is that from Marostica to Asiago, lately opened for traffic, 
which is 40 km. in length. The line starts from Marostica, and 
passes through Vallonara, Crosara, Conco, the Osteria di Puffale 
to its destination, by an extremely tortuous track. The generating 
plant is situated at Marostica, and the line is sectioned, with 
appropriate interrupters at every 6 km. 

As a result of the coastant demands for higher wages and the 
troubles in the matter of coal and exchange questions, various 
tramway undertakings which were formerly established by Belgian 
interests in Italian towns seem to have got into a difficult situation, 
particularly in Bologna, Catania, Florence, Leghorn, Milan, Ber- 
gamo, Palermo, Turin, and Verona. Some of the tramways are no 
longer able to pay interest on the loans which were raised, mostly 
in Belgium. As a consequence, the Belgian-owned undertakings 
have combined in a group, and have forwarded, through the inter- 
mediary of the Belgian Legation, a note to the Italian Ministry 
for Foreign Affairs, suggesting that the Italian Government, or the 
local authorities concerned, should take over the tramways in 
question. 

The tramway cars and depóts at Rome have been seized, 
as have also a large number of factories and other industrial 
undertakings in different parts of the country, by the workers, 
who have displaced the managements, and are attempting to 
run the undertakings themselves. 

GERMANY.—Coal as a power producer will be replaced so far as 
possible by the use of peat in the electrification of railroads in the 
vicinity of the large German cities, Great hopes are being placed 
on the new Theissen 10,000-H.P. vertical gas turbine, two of which 
have been ordered for use on the German railways. It is hoped 
that they will be able to replace the coal-burning locomotives. 

The peat bogs at Oanabruck will furnish the fuel. Machinery for 
the working of this peat has been installed, and it was expected 
that the first deliveries will take place by September 1st. Experi- 
ments аге being made by the German Government with 
machinery for pressing the peat so that it may be transported 
economically.— Electric Traction. 

SwEDEN.—Mr, Esinar Magnussen, іга > manager of the Stock- 
holm tramways, raised the question of a uniform or a zone tariff 
at the annual Conference of the Swedish Tramways Association, 
which was held recently in Stockholm. The author stated that 
the advantages of the uniform tariff were so obvious that-no con- 
troversy should arise on the question. It should also be recognised 
that a uniform tariff was of great importance in connection with 
the housing problem, as it facilitated residence in the suburbs, 
and also permitted economically weaker persons to remove to the 
outakirts in cheaper, more airy and more healthy surroundings. 
As to the amount of the uniform fare, the author mentioned that 
the number of passengers in Stockholm had declined since the last 
increase in fares from 15 to 20 oretook place. Down tothe present 
time the decrease had amounted to 8 per cent., notwithstanding 
that а year had elapsed since the advance was made. The con- 
clusion to be drawn from this circumstance was that it was 
necessary to proceed very oaut iqualy so long as large portions of 
the population had not received Tull compensation for the fall in 
the value of money. If, then, the situation, as in Stockholm, was 
such that income and expenses did not balance, the question arose 
as to what measures should be adopted if the zone tariff was not 
applicable, and it was impossible to raise the uniform fares to s 
sufficient extent. The ans wer, the author concluded, was to reduce 
the expenses for labour, but experts differed as to the most suitable 
manner for effecting a reduction. 


Huddersfield. — Fare INCREASE. — The Corporation 
recently advanced passenger fares and charges for goods con- 
veyance on the tramways. In response to representations by the 
Chamber of Trade, the department has agreed to allow passengers 
to convey up to 28 lb. of luggage or merchandise free of charge. 


Iudia.—BaNcGaALoRE TRAMwAYS.—À scheme for the 
construction of electric tramways in Bangalore was worked out 
and an estimate for the work amounting to Rs. 6, 75,530 was 
sanotioned in April, 1913. This scheme was later revised, and 
sanction for Rs. 8,54 948 was obtained in July, 1914. In November, 
1918, the matter was again taken up and a further revised 
scheme called for, and the Government of Mysore, approving of 
the opinions of the chief electrical engineer, directed that the 
traffic prospects be re-investigated, and estimates and plans pre- 
pared at an early date.—Jndiun Engineering. 


Liverpool.—ELectric VEgHICLE8.—À number of electric 
mail vans will figure in the first commercial motor parade to be held 
in Liverpool, on Saturday, the 25th inet. Messrs. J. Blake & Co., 
mail contractors, have recently introduced electric vehicles into 
the local mail-carrying services. 


London.— UNDERGROUND FARES.— The Evening News 
states that, although the general minimum of the new scale of 
fares, to be instituted on September 26th, will be IId., a few 
penny stages are to be retained in what are termed the “ poorer " 
districts of the Metropolis. The average rate is said to be about 
а penny per mile, and workmen's fares are to be increased 
considerably. 


North-Eastern Railway.—PRovosep ELECTRIFICATION, 
—The chief engineer of the North-Eastern Railway Oo. has recently 
paid a special visit to America to investigate the situation there, 
and the company has already considered plans for electrifying the 
important line of traffic between Newcastle and York. The 
preasure of war traffic between the minefields of Durham and the 
blast furnaces of Teeside proved the value of the electrified rail- 
road for heavy freight traffic between Shildon and Stockton-on-Tees. 
A strong Departmental Committee has reported unanimously to 
the Minister of Transport its decision that there should be a 
standardisation of electrical equipment for future railways. 
— Morning Post, 


Stockton,—TRAMwAY PURCHASE.—À small Sub-Com- 
mittee of representatives of the Stockton and Thornaby Corpora- 
tions has been appointed, with plenary powers, to take all 
necessary steps ir connection with the provision of the purchase 
money fox the tramway undertaking in Stockton and Thornaby. 


Wolverhampton.—CHAanxce or SystemM.—The Chamber 
of Commerce has asked the Town Council to consider the advisa- 
bility of withdrawing its scheme for converting the tramways and 
substituting therefor a motor-'bus service, on the ground (a) that 
the cost of replacing the present system by the overhead system is 
prohibitive, and (/) that a system of petrol or electric vehicles 
gradually instituted to replace the trams would probably be more 
efficient and lees costly than the proposed tramways. When the 
communication was considered at the meeting of the Town Council, 
two members disagreed with the Chamber's contention that motor- 
'buses were cheaper. It was agreed, however, to refer the letter to 
the Tramways Committee. 


TELEGRAPH AND TELEPHONE NOTES. 


Canada. — AUTOMATIC TELEPHONES. — The Northern 
Electric Co. announces a contract agreement with the Automatic 
Electric Co., of Chicago, whereby it has acquired exclusive Canadian 
patents and rights to manufacture апа sell Strowger automatic 
telephone equipment in Canada and Newfoundland. This arrange- 
ment places the Northern Electric Co. in the position of being able 
to supply all telephone companies with their oomplete require- 
ments of manual equipment, automatic apparatus, and machine- 
switching apparatus. EE 


Germany.— BELGIAN TELEPHONE CLAIM.—After con- 
structing a new suburban telephone exchange in Berlin for 4,000 
subscribers, the German Ministry of Posts is now faced with a 
demand from the Belgian Government for the restoration of the 
material so used, on the ground that it was removed from 
7 during the war by the German military authorities. 

te Times. 


Hanover. — FRENCH CLAIM SETTLED.—An agreement is 
reported to have been reached on the subject of the future of the 
German wirelees station at Eilwese, between the German company 
and the French claimants. By its terms the French company is 
to be oompensated by money payment, and is to be given the 
right to use certain German patents abroad which were in dispute. 
Eilwese is to be turned into а German limited company, in which 
the German High Frequency Co. and the Telefunken Gesellschaft 
are shareholders. The station, which played а large part in 
German propaganda during the war, is to be devoted to trans- 
oceanic wireless service.— Zhe Times. 


Holiand.— WIRELESS TeLEPHONY.—A Commission will 
leave for England next week, having been charged by the Ministry 
of Public Works to inspect various wireleas telephonic meteoro- 
logical installations that have been established in this country in 
the interests of airmen. The Commission is composed of Dr. 
Cannegieter, director of the Meteorological Institute at De Bilt, 
Capt. Klaus, head of the radio-telegraphic service of the Aero- 
nautical Department at Soesterberg, and M. de Voogd, а telegraph 
engineer.— Heuter's Trade Service (The Hague). 


Wireless Direction Finding.—LizaRp SrATION.—The 
Lizard wireless direction-finding station, which was recently closed, 
is to be re-opened by order of the Admiralty after reconstruction 
of the antenna system. 


CONTRACTS OPEN AND CLOSED. 


| (The date given in parenthesis at the end of the „ indicates 


the issue of the ELECTRICAL REVIEW, in which t 


“ Official 
Notice" appeared.) 


OPEN. 


Australia, — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 

BRISBANE.—December 9th. Department of Public Works. 
Seventy three-phase oil-cooled core type static transformers. 

January 20th, and February 25th, 1921. Thè City Electric 
Light Co.  10,000-kw. turbo-alternator set; transformers and 
switchgear, 
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QUEENSLAND.—November 24th.  P.M.G.s Department. Iron 
poles (schedule 506), protected cable terminals, cable distributing 
boxes (schedule 507). 

November 30th. P.M.G.s Department. Protectors (schedule 
505). (See this issue.) 

New SouTH WALEs.—November 25th. P.M.G.s Department. 
Telegraph and telephone instrument and switchboard parts 
(schedule 753). 

SOUTH AUSTRALIA.—November llth. P.M.G.s Department. 
Telephone instrumenta (schedule 547). (See this issue.) 

MELBOURNE.— February 24th, 1921. The Victorian Electricity 
Commissioners. Turbo-alternators of 25,000, 12,500 and 600 KW., 
and other plant connection with the Morwell power scheme. 

QUEENSLAND.—Ootober 6th. P.M.G.'s De ent. Instrumenta 
and parts (schedule 499). (September 10th. 

SOUTH AUSTRALIA. — October 20th. P.M.G.’s Department. 
Telegraph instruments (schedule 546), and telephone instruments 
(schedule 549). (September 10th.) 

November 3rd. P.M.G.'’s Department. Telephone instrumenta 
(schedule 548). (September 10th.) 


Bradford. — October 28th. Electricity Department. 
Two natural-draught chimney-type cooling towers, pipework, 
troughing, valves, &c. (Contract R 160). (See this isaue. ) 


Edinburgh. — September 27th. Electricity Supply 
Department. Coal, ash and flue-dust handling plant, circulating 
pumps and pipework. (August 27th.) 


Costa Rica.—January 10th. Concession for the con- 
atruction of an electric tramway, 22 km. long, from Alajuela to 
Grecia. Government guarantee of 6 per cent. on part of capital. 
Secretariat of Publio Works, San José, Costa Rica, or, in France, 
Office National du Commerce extérieur. 


India, — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H.T. alternators; H.T. and L.T. switchgear, transformers and sub- 
Station equipment; 15 miles underground H.T. cables, 28 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories. (August 20th.) 


Lincoln. — October 8th. Electricity Department. 
Spray cooling plant, 500,000 gallons per hour, with pipe and 
pipework. (September 10th.) 


London.— METROPOLITAN ASYLUMS BOARD. September 
29th. Extensions to the telephone installation at the Grove 
Hospital, Tooting. (September 10th.) 


Manchester, — October 20th. Electricity Committee. 
Specification No. B.9. Five 8,500 k. v. A. 3-phase transformers and 
fans, &c.; and three 6,000 K.v.A. 3-phase transformers and fans, &о. 
Mr. F. E. Hughes, Secretary, Electricity Department, Town Hall. 

September 28th. Tramways Committee. Tramway poles and 
sleeves, for the Tramways Committee. Mr. J. M. McElroy, general 
manager. А 

New Zealand.—INVERCARGILL. — October 19th. A 
specification and oonditions of tender for the wires, cables, and 
overhead equipment required by the Tramwsys and Electricity 
Department can be seen on application immediately to Mr. 
pe dde Room No. 48, at the Department of Overseas Trade, in 

ndon. 


Rochdale,.—Board of Guardians. Installation of new 
к= at the Institution and Hospital, Bireh Hill. (See this 
issue. 


Sheffleld.— October 12th. Electric Supply Department. 
Two 10, 000-Kw. steam turbines, condensing plants, pipe work, &c., 
alternators and exciters. (September 10th.) 


St. Helens.—September 30th. Electricity Department. 
Cast-iron low pressure water piping, and one natural draught 
cooling tower. (September 10th.) 


Urugnay.— December 18th. The Post Office authorities 
are, for the seoond time, inviting tenders for the construction of an 
underground telephone system here. Reuters Trade Service 
(Monte Video). 


CLOSED. 


Gillingham (Kent).—The Park Engineering Co. (A. E. 
Hornsby & Со.), Gillingham, has secured the contract for the 
electric light installation work in the whole of the houses now 
being erected under the Gillingham Corporation Housing Scheme. 


Newport (Mon.).— There was an interesting discussion 
at last week's meeting of the Corporation regarding the acceptance 
of a foreign tender. 

Mr. Raikes submitted а report on his visit to electrical works in 
Switzerland, with the borough electrical engineer, to examine 
turbo-alternator plants, and recommended that the tender of 
Messrs. Escher, Wyss & Co., of Zurich, for a turbine be accepted. 
They visited the works of Messrs. Brown, Boveri & Co., Baden, and 
Messrs. Ateliers de Construction Oerlikon Co., Oerlikon. Mr. F. P. 
Robjent strongly objected to accepting the foreign tender, afl 
moved that the matter be referred back, with а view to а tender 
from а British firm being accepted. In England they were obliged 
to pay Trade Union rate of wages—but was this firm paying 
it? Mr. W. F. Harding seconded the reference back. Mr. W. E. 
Robertson said all this was sloppy sentimentality, Accepting this 


tender meant a saving of about £5,0C0 to tho ratepayers. Mr. 
Frank Quick said the pernicious ring among the British manu- 
facturers did not allow them to tender at a reasonable price. The 
forgings, castings, and sbeets of this foreign turbine were made in 
England, yet this foreign firm could sell it thousands of pounds 
cheaper because of the British ring. Mr. John Moxon eaid the 
Zurich firm were tip-top in their class, and had rendered spendid 
service to the British Government during the war. Since then the 
Powell Duffryn Colliery Co. and others had given them big orders. 
The foreign tender was accepted, only two votes being cast for 
reference back. | 


Wishaw.— 


J. & H. Michie.—-Electric lighting installation at Thornlie О.Е. Church. 


FORTHCOMING EVENTS. 


Electro: Harmonic Soęiety.— Friday, October let. In the Great Hall, Cannon 
Street Hotel, E.C., at 8 p.m. Smoking Concert. 


Electrical Power Engineers’ Association (Manchester Sectios).—Saturday, 
October 2nd. At Milton Hall, Deansgate, Manchester. At 6.80 p.m. Address 
by Mr. Essex, Secretary of the N.E. Division. 


Chief Technical Assistants’ Association.—Saturday, September With. 
At Anderton’s Hotel, Fleet Street, E.C., at 8 p.m. ара. on Maintenance 
of Tramway Equipment,“ by Messrs. E. H. Manly and G. V. S. Stanley. 


Junior institution of Engineers. Friday, October Ist. At Caxton Hall, 
Victoria Street, S. W., at 8 p.m. Paper on Notes on Factory Manage- 
ment," by Mr. Н, N. Munro. 


Machine Tool & Engineering Exhibition at fa, W.—Last da 
Бе ber gin £ Olympia, W » 


NOTES. 


Electrically-Treated Seed.—An experiment in methods 
of electrically-treating seed has been tried this year in Oxfordshire 
by Capt. Dashwood at Manor Farm, Duns Tew, with good results. 
Cornfields were sown with both ordinary and treated seed, and 
corn grown from the latter is stated to be much longer, with 
thicker stems and looks much stronger. In the majority of cases," 
Capt. Dash wood is quoted as saying, “the heads of treated seed are 
much longer. The process greatly increases the yield and provides 
better seed for future planting. It reduces risk of wire-worm and 
fungoid diseases, all at a cost of a few shillings per aore.” 


Міса. — Those interested in deposits of mica should note 
the statements in the United States Geological Survey Press Bulletin, 
No. 448, June, 1920, that sheet mica to be of value must yield 
rectangles at least 1'6 by 2 in., which must split easily and evenly, 
be free from cracks, markings, fracture lines, and reasonably free 
from specks of foreign mineral matter. The size mentioned is the 
smallest rectangular size that is saleable as uncut sheet, and 
the rough-trimmed mica sheet must be rearly twice as large 
to yield the rectangle stated. In order to be profitable, most 
deposits must also contain some mica larger than the above- 
mentioned size, Good sheet mica should be so flexible that 
a sheet тулыл in. thick, can be readily bent into a cylinder 
iin. in diameter without showing any cracks. The Geological 
Survey recognises seven different degrees of hardness. The pro- 
duction of the various kinds of mica in the U.S.A. ranges from 
3,000 to 5,000 tons per annum, 


Institution Notes.— MANCHESTER WIRELESS SOCIETY.— 
On September 8th, Mr. C. Morris gave a lecture on amplifying 
valves to the members of the Society and the public. Various 
types of valve were described, and their merits outlined. The 
speaker gave a number of demonstrations, and a wireless 
musical programme was given by means of а reoeiving set. The 
Air Ministry's weather reports were also received. Messrs. S. R. 
Millard kindly lent а number of instruments for the demon- 
strations. 


^ [oquiries.—A correspondent asks for the address of 

makers of "Two-way leading-in poroelain tubes for corrugated 
iron roofs, Woodworth's patent.” Makers of an electric soldering 
iron with the heating element preesed into an aluminium block, 
and agents for the Hamilton-Beach Manufacturing Co.'s sewing- 
machine motors, are also asked for, 


The World's Copper Output.—According to Nature, 
which quotes a report by the U.S. Geological Survey on the 
world's production of copper in 1917, America produced in 
1913, about 57 per cent. of the world's output of just under 
one million tons, and the high-water mark was reached in 
1917, when a grand total of 1.454 million tons was extracted. 
Of this the U.S.A. produced 0.355 million tons. Japan and 
Chile also increased their smelter production to a little more 
than 100,000 tons. Then follow Canada, Mexico, and Peru. 
By far the greater part of the world's copper was derived from 
the western hemisphere, and it is evident that the U.S.A. 
is the largest single factor in nearly every phase of the in- 
dustry. At present she is not only much the largest producer 
and consumer, but also excels in both imports and exports. 
At the beginning of 1917 the producing capacity was the 
largest in the history of the industry, and was almost wholly 
utilised. The principal producing State was Arizona, followed 
by Montana, Michigan, and Utah. These four States provided 
79 per cent. of the total American output in 1917. 
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The Electro-Harmonic Soclety.— The 35th season of 
this Society opens with a smoking concert on Friday, October lat, 
in the Great Hall, Cannon Street Hotel, commencing at 8 p.m. 
Will readers please take note of the change of place? The dates of 
the other concerta for the season are :— 

Friday, November 12th ... eee T 
Friday, December 17th e.. "T 
Friday, January 14th ... 

Friday, February 11th ... Ladies’ Night. 
Friday, March 11th T .. Smoking Concert. 

At the ooncert on Friday, October Ist, Mr. W. J. Tennant will 
take the chair, and the artistes will be as follows: — Mr. W. Glynne, 
tenor; Mr. Tom Kinniburgh, bass; Mr. Paul Brunet, violin ; Mr. 
Nelson Jackson, entertainer; Mr. Will Bentley, humorous songs ; 
Mr. Archie Naish, humour at the piano: Mr. Bernard Flanders, 
A. R. A. M., solo pianoforte and acoompanist. 


Educational.— Braprorp.—The new session’s calendar 
of the Bradford Municipal Technical College gives details of the 
full-time and part-time evening courses in textile, chemical and 
engineering—including electrical—industries. Ordinarily, students 
who have not passed the matriculation examination—the courses 
being of University standard—have to pass a college entrance 
examination gf equal standard, but special provision is made for 
students who have been in whole-time industrial employment for 
several years and wish to enter a full-time course. The part-time 
courses are for students already engaged in industry, and provision 
is also made for research, Close co-operation with leaders of 
industry is maintained by the formation of an engineering advisory 
committee, comprising representatives of engineering firms and of 
Trade Unions, As a result of recommendations of this committee, 
considerable developments have taken place in the engineering 
departments, and special courses for the training of engineering 
apprentices have been established. A special class has been 
arranged for the new session in descriptive electrical engineering 
for men not engaged in the industry, but who may have private 
electrical plant for lighting and power ; the course includes theory 
and practice. 

NORTHAMPTON POLYTECHNIC [NSTITUTE.—Evening courses in 
Mechanical and Electrical Engineering will commence on Monday, 
September 27th. Fall time sessional day courses in Eagineering 
and Technical Optics will commence on October 4th. For 
particulars see our advertisement pages to-day. 


Air Conference, 1920.—The Air Ministry announces 
that, owing to the rapidly-increasing importance of aviation, the 
Air Council ів to call together an Air Conference. Its more imme- 
diate object will be to bring representatives of all sections of the 
community into contact with the practical work being done to-day, 
with a view to assisting future progress. The Lord Mayor has 
granted permission to hold it in the Council Chamber of the Guild- 
hall, London, and has also consented to open the proceedings on the 
first day. It will take place on October 12th, 13th, and 14th, 
1920, attendance being by invitation. The subject for considera- 
tion on the first day will be civil aviation. The second day will be 
devoted to technical questions ; and on the third day the broader 
aspects of service aviation will be dealt with. After each of the 
several papers have been read, thesubject dealt with will be open to 
discussion by those present. 


Fatallty.— An inquiry was held, on the 15th inst., into 
an electrical fatality which occurred at Harton Colliery, near 
South Shields, which caused the death of George Nicholas Laidler, 
an engineman, of Tyne Dock. The evidence showed that the 
deceased and some other men had been removing some old gear at 
tbe pit-shaft, and were using & winch for the purpose. They had 
only been engaged for & few minutes, when all received & severe 
electric shock, and were thrown down. Three soon recovered and 
they found Laidler lying unconscious, and despite medical attention, 
he never recovered. Examination showed that the steel haulage 
rope connected with the winch, when tightened, had come in 
contact with the electric lighting cable and had cut it in two. 
The Coroner entered the man's death as due to accidental causes. 


Electricity in Metal Productlon.— An enormous stride 
has been made in the last decade in the use of electricity for 
electro-metallurgical processes in Canada and the U.S.A. In 1910, 
says the Electrical News, only 26 cities in the two countries 
possessed electro-chemical or electro- metallurgical loads, but at 
the present time the number is 200, and the total load has reached 
approximately 1,300,0C0 k. v. A., exclusive of motor load. The pro- 
duction of pig iron from the ore by electrical processes has now 
been discarded, but it is still being produced from scrap electrically 
melted. Steel production furnishes the heaviest load in thia field, 
the estimated power taken being 600,000 k. v. A. Aluminium 
occupies the second place with a load of 350,000 K.v.A. Electricity 
is used in the production of other metals to the following extent :— 
Ferro-alloys, 200, 000 k. v. A.; zinc, 60,000 K. v. A.; copper, 45,C00 
K. v. A.; brass, 23,000 K. v. A.; lead, 1.400 K v. A.: and gold and silver, 
1.000 Kk. v. A. In other countries, particularly in Sweden, the elec- 
trical reduction of iron ores has progressed steadily, until the 
transformer capacities in k. v. A. used in this connection are to-day 
approximately as follows: — Sweden. 64,000; Italy, 18,000; 
Switzerland and Japan, each 6.000, and Norway 6,60), a total of 
100,600 K. v. A. The power consumption in the furnaces employed 
for the production of iron from ores ranges from 2,000 to 3,C00 
Tw. hours var ton of pig iron produced, the former figure repre- 
Kenting tne consumption for white iron, and the higher figure for 
grey iron. The Swedish furnaces use three-phase power at 25 or 
60 cycles, with a secondary transformer range of from 50 to 100 volts 
— usually 80 volts. The furnaces have each six electrodes, one pair 
being connected to each of the three transformers employed. 


Ladies' Night. 
Smoking Concert. 
Smoking Concert. 


Electricity is extensively employed for refining grey iron from the 
cupola. Iron treated in this way shows a marked decrease in 
sulphur апа increase of strength. The number of electric 
furnaces being utilised in the production of steel is estimated at 
875 for all countries: of these 323 are installed in the U.S.A. and 
40 in Canada. The production of the former country during 1917 
was 304,543 gross tons, of which about 50 per cent. was alloy steel. 
The most marked development of the electric steel furnace bas 
been in the production of iogot alloy steels for automobile con- 
struction and high-speed steel. The electric furnace operating 
with a basic linicg has an output far better than that of the 
crucible furnace. Lower grade raw materials cau be used owing 
to the ease with which the metal is refined by means of electricity. 
Owing to the poor market for ferro. alloys, 75 per cent. of the plants 
in the U.S.A. have had to shut down, bnt an advance in the price 
of ferro manganese some months ago from $100 to $250 per ton 
caused the resumption of working at two of the largest plants. 
Aluminium is gradually becoming more and more important, and 
the output of the U.S.A. rose from only 12.000,0CO lb. in 1910 to 
225,000,000 Ib. in 1918. It is practically certain: that the produc- 
tion of aluminium, which is al ways an electrical process, will, in the 
near fature, overtake the total production of lead and zinc, which 
at present is in advance. Th» electric brass furnace is rapidly 
becoming an important load for the central station. The e'ectro- 
lytic production of lead and zinc, which are more modern processes, 
is also advancing rapidly. In this country, Mr. Samuel Field has 
shown in his paper on “Electrolytic Zinc,” read before the B.A. 
(ELEC. REv., September 3rd, p. 294), more attention has recently 
been given to this important industry. | 

The use of electric furnaces in Great Britain was given а great 
impetus by the war, which necessitated an enormously increased 
output. In 1914, according to Mr. D. F. Campbell, who recently 
read a paper on the subject before the Society of Chemical Industry, 
the total amount of energy used in this connection, excluding 
aluminium furnaces, probably did not exceed 6,00) Н.Р. At the 
conclusion of hostilities the total had reached 150,000 H.P., the bulk 
of which —135,C00 H.P.—was being employed in steel production. 
The latter was then about 200,0C0 tons рэг annum. About 
18,000 H.P. was used in the reduction of tungsten and chronium 
Ores 


Cricket Match.—A cricket match was played at the 
Oaram-G.E.C. Sports Ground at Wembley, on the 11th inst., b:tween 
teams from the Oaram-G.E.C. Lamp Works and Witton Engineering 
Works. The Lamp Works team proved the winners, and as а 
result hold for а year the Championship Cup competed for each 
year by teams from the head office, branches, and works of the 
General Elestric Co., Ltd. For the purpose of the competition the 
country was divided into two areas—the Northern and the Southern. 
Teams from the works and branches in the districts north of, апа 
including, Birmingham were in the northern area, and teams from 
the works and branches south of Birmingham were in the southern 
area. Witton Engineering Works were the winners in the 
northern area, and the Osram- (J. E. C. Lamp Works were the winners 
in the southern area, Head Оћсе being their strongest competitors. 
The winners in each area met at Wembley for the championship. 
The Lamp Works won the toss, and batted firat. After a shaky 
start, they finally put up the good score of 142 for 7 seven wickets. 
Witton Engineering Works were unlucky in getting a man out for 
one run, and did not seem to recover from this bad sta“ t. 
Eventually all were out for 6+. After the match both teams and 
the visitors (of whom there were many from the company's various 
works and branches) dined at the Clarendon Restaurant, Hammer- 
smith, under the chairmanship of Mr. E. T. Driver, and later 
adjourned for a billiards competition and other diversions. 


Electrical Treatment for Blindness.—The Birmingham 
Post publishes a Reuter note stating that Doctor Gustav Erlanger, 
of the University of Berlin, has discovered а treatment for manul, 
or blindness caused by tissues covering the eyeball. Doctor Erlanger 
has been continuing the experiments begun by Swiss scientists, and 
his treatment consists of placing one electrode on the eye and 
another at the back of the head, and by means of these passing 
chloride ions into the tissues of the eye. No pain js caused to the 
patient, and a treatment of only two minutes three times а week 
is necessary. Sight returns gradually over & period of several 
weeks, The invention should be especially valuable to war victims 
of gas attacks, who, blinded by German chlorine, are now offered 
& tardy chance of recovery by means of this German invention, 
which employs a substance closely related to chlorine, this time in 
a healing capacity. 


Appointments Vacant. — Cable jointer, for Ње 
Heckmondwike Urban District Council Electricity Works ; chief 
engineer and general manager for an  Electrio Supply and 
Traction Co. in India; engineer to take charge of a shift (£350) 
for the Newcastle-on-Tyne Electric Supply Co, Ltd.; teacher in 
electrical engineering (£350), for the St, Helens Munioipal Tech- 
nical School ; telegraph engineers ($360 per month + 20 per cent, 
$ — 2/1). for the Government of the Federated Malay States and 
Stra'ta Settlements; telegraph engineering sssietanta (£360 + 
50 per cent.), for the Government of Tanganyika Territory Posts 
and Telegraphs D:partment ; accounts and ledger clerk (£275), 
general accounts clerk, general clerk, and а sales department 
salesman (£220), for the Hackney Borough Council Electricity 
Department. (See our advertisement pages to-day.) 


Industrial Medicine. —A medical correspondent of 
The Timex says that St. Mary's Hospital proposes to set up a Chair 
of Industrial Medicine,to train doctors in the care of the workers 
in factories, In the United States there are six chairs in this 
subject. 
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The Metric System.— The report of the Metric Com- 
mittee appointed in 1916 by the Conjoint Board of Scientific 
Societies to inquire into the compulsory adoption of the metric 
system in the United Kingdom was published recently '' on 
the authority of the committee." The report was first pre- 
pared in June, 1917, and was submitted to the constituent 
societies; it was discussed at a special meeting of the Conjoint 
Board on November 12th, 1919, at which apparently opinion 
was much divided, and the report as now issued does not bear 
the imprimature of the Conjoint Board. lt must, therefore, 
be understood to represent the views of the majority of the 
Committee, namely: Mr. Н. W. Fox, Sir R. A. Hadtield, Mr. 
A. R.- Hinks, Sir Philip Magnus, Profs. J. Perry, W. C. 
Unwin, and W. W. Watts. The remaining members of the 
Committee, who did not sign the report, were Sir Joseph 
Thomson, the Duc de Broglie, and Mr. C. P. Sparks. 

The Committee interpreted its terius of reference very 
broadly, and in a prefatory note it is stated that the Com- 
mittee are entirely unable to agree with the view expressed on 
discussion of the report, that they should have confined them- 
selves to the scientific aspects of the question. On these there 
is no real difference of opinion." It is clear, therefore, that 
at the discussion the Committee was given to understand that 
it had exceeded its terms of reference, and that the report was 
not adopted by the Board. No witnesses were called, the 
Committee relying upon the evidence given before Lord Bal- 
four of Burleigh's Committee on Cominercial and Industrial 
Policy after the War. 

The report outlines the history and nature of the metric 
system, the British system of weights and measures, proposals 
for the compulsory adoption of the metric system by the 
British Empire and their merits and demerits, the volume of 
trade adversely affected by the present conditions, and decimal 
coinage, and in conclusion recommends that the British system 
of units of weights and measures be retained in general use in 
the United Kingdom, without modification and without the 
addition of new fundamental units; that steps should be taken 
towards compiling statistics in metric units, or in metric and 
British, but not in British alone; that serious attention be 
given to the decimalisation of British weights and measures, 
and to the expression of quantities in terms of a single unit; 
that the pole, furlong, and league be abolished, and the link 
and chain used only for the delimitation of area; that the 
grain, dram, stone, quarter, and hundredweight and the whole 
of apothecaries’ weights be abolished; that measurement by 
weight be substituted for measurement by capacity; that the 
use of the metric system be made compulsory in the whole 
trade in fine chemicals and drugs; and that no change in the 
existing system of British coinage be attempted. 

Several appendices are attached to the report, together with 
resolutions and criticisms received from the constituent socie- 
ties; many of these are vague or explicitly non-commital, but 
some definitely support the recommendations, and a few are 
frankly hostile to them. 


Crewe Signal-box Fire. — Early on the morning of 
September 10th the Crewe South signal-box, one of the largest 
electrical signal boxes in the world, caught fire and before 
the flames could be extinguished considerable damage was 
done to the electrical plant, with the result that the whole 
of the points and signals which govern all trains entering and 
leaving Crewe Station at the south end were put out of action, 
and trains were kept standing for some time. The whole of 
the telephonic and telegraphic installations were destroycd. 
No instance in this country can be recalled where such a 
mishap will cause more inconvenience than the fire reported 
above. For at that point the four running lines to and from 
the south, the two of the Shrewsbury line, and the two of the 
North Staffordshire, converge and fan out into ten through 
lines and six bay lines in the station, besides sundry goods 
lines and siding connections. In the box there was a locking 
frame of 247 levers, which, with the 266 in the North Junction 
box at the other end of the station, formed part of an installa- 
tion of over 1,000 electrically- operated levers at Crewe, in- 
cluding the marshalling yard. A locking frame of such 
magnitude is not readily replaced; being of the miniature 
pattern used in this and other power frames there, will not 
be in stock the number of spare parts that would be the 
the case with an ordinary mechanically-operated frame. The 
interlocking would need making throughout, but, fortunately, 
the dog-sheet " of the original frame would be sure to be 
їп existence, and it is safe to assume that it would be recopied 
in the new frame. It is presumed that the fire was caused 
by fusing.—Railway Gazette. 


Proposed Sea Tunnels.— Renewed attempts are being 
made to build a tunnel under the Straits of Gibraltar. The 
original estimate was placed at between £9,000,000 and 
£10,000,000, but this figure will fall far short of present-day 
prices and wages. A tunnel would facilitate traffic between 
Europe and South America. Passengers leaving Paris by tho 
proposed route could reach Dakar (Senegal) in three days 
without changing trains, and a sea journey of four days would 
land them in Rio de Janeiro, says the Railway Gazette. The 
saine journal records that at a meeting of the Royal Isle of 
Wight Agricultural Society at Newport on September 11th, 
Sir Charles Seely presiding, a resolution was passed that the 
society favoured the construction of a tunnel under the Solent 
as the best means of improving the present inadequate mean: 
of communication between the island and the mainland, but 
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could not at present support any measure which would in- 
crease the already heavy rate burden. The chairman said 
it was for the railway companies affected to make the first 
move in the matter of the tunnel, which would enormously 
increase railway traffic to and from the island. As to the 
suggestion of the Minister of Transport that a train ferry 
would be more practicable, Sir Charles Seely said that train 
ferries had proved suitable and satisfactory elsewhere, and 
one advantage of such a scheme was that а trustworthy 
estimate of the cost could be obtained. 

With regard to the English Channel, Mr. Bonar Law, in 
reply to questions in Parliament, stated recently that although 
the military authorities had expressed an opinion on the 
proposed tunnel the Government had not had time to recon- 
sider the project. 


A Dynamometrical comparator. Due to inherently 
lower precision of А.С. measurements, more accurate results 
are often obtained by transferring with the aid of а com- 
parator the А.С. measurements into D.C. measurements of 
a related type. The dynamometrical comparator for accurate 
comparison of А.С. and b.c. strengths, acting as а differential 
dvnamometer with its coils connected as two arms of a 
Wheatstone bridge, constructed by Mr. C. O. Gibbon, of the 
Electrical Engineering Research Division of the Massachusetts 
Institute of Technology, even in its first experimental form, 
proved capable of most remarkable sensitivity and accuracy. 
In the hands of Mr. Edy Velander. of the same Institute, 
who illustrates and describes the instrument in the July. 
1920, issue of the Journal of the A. I. E. E., the differential 
dynamometer has reached a second stage ‘of development. 
By the introduction of a special control box its manipulation 
has been much simplified, and means have also been provided 
for the quick and accurate adjustment of the comparator ratio 
at any time during the use of the apparatus for measuring 
purposes. An analysis of the main sources of error shows 
that the accuracy of the instrument is extremely high, the 
readings being reliable to within a few hundredths of 1 per 
cent. The device has very successfully been applied to various 
tvpes of practical current measurement, in fact in conjunc- 
tion with а D.c. potentiometer, it seems to offer the most 
accurate means which are known at the present time for the 
determination of the R.w.s. value of alternating currents of 
the order of from 5 to 50 millinmperes, at frequencies up to 
about 2.000 p.p.s. Already in its present form the dynamo- 
metrical comparator has thus proved to be a very useful 
laboratory instrument. Certain definite suggestions are made, 
however, in the paper referred to above concerning further 
improvement in the apparatus. 


те ͤ 


OUR PHRSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electrio tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Mr. WALTER SWIFT. a member of the technical staff of the 
British Insulated and Helsby Cables. Ltd., at their Helsby offices, 
has been presented with а case of fish knives and forks, on the 
occasion of his marriage. The presentation was made by Mr. H. 
Hieham. 

Mr. W. D. BRASSINGTON. mains superintendent of the Clyde 
Valley Electrical Power Co.. has been presented by the staff with 
& roll-top deek on leaving to take up the position of electrical 
engineer to the Motherwell Town Council. 

The Times reports that Sir Thomas and Lady Callender and 
Mr. T. Callender bave left for the East by the P. & О. вв. Aarmala. 

Мв. F. V. WALLIS, chief draughtsman at Messrs. Wilson 
Hartnell & Co. Ltd.. electrical engineers, Leeds, has been presented 
by the head office and technical staffs, with a case of knives and 
forks, on the occasion of his marriage. 

Dr. О. S. RiNNATT. M.C.. D.Sc., M.Sc. at nresent lecturer in 
Mechanical Engineering. London University. King's College. has 
been appointed to the Professorship of Aeronautical Soience at the 
R.A.F. Cadet College. Cranwell. 

Mr. A. BROWN has resigned the position of Manager to Messrs. 
Isaacson & Brown, Ltd. 

The Times reporta that after his last lecture Professor Sir 
Ernest Rutherford was admitted to be Doctor /r causa of 
Copenhagen University. 


Obltuary.—SrR WILLIAM MATHER.—We regret to record the 
death of Sir William Mather. which occurred at Bramshaw, New 
Forest, on Saturday last, in his 83rd year. Sir William was the 
son of the elder of two brothers who founded the Salford Iron- 
works, which have for so many years been world-famous as Mather 
and Platt. Ltd. It was after his education in this country and at 
Dresden that he served an apprenticeship in mechanical engineering 
with his father's firm. He worked from 6 o'clock in the morning 
with the other apprentices and attended evening class lectures at 
Owens College. He became a partner in the firm in 1862, and in 
1871 took over the sole management of the husiness. In 1877 the 
elder partners retired from the firm. co He was for 10 years a 
member of the Salford School Board, and in the course of hia 
political career. represented several const itvencies in Parliament. 
In 1892 the business was turned into a limited company under his 
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chairmanship, and in the following year, profiting from the practical 
experience of working men’s conditions that he had gained under 
tha discipline imp sed by hie father, he introduced the eight-hours' 
day. He said he was convincel that the work done before break- 
fast was of very little value, and that with goodwill all round, ав 
mach work could be accomplished іп a 48-hour week as in one of 
54 under the old conditions. Wages remained the same, but he 
claimed that the belief that he held was fully justified by the 
result. He personally investigated industrial methods and con- 
ditions of labour in other countries, was an enthusiast of wide experi- 
enc3in matters relating to technical education. Forty years ago he 
was a member of a Royal Commission, which investigated technical 
education in United States and Rassia. Much might bs said to show 
his deep interest in educational matters, but we may select for 
mention one of his many benefactions in this connection, namely 
the erection at his expense of an Educational Hall in the grounds 
of the Franoco-British Exhibition of 1908, wherein authorities 
lectured on educational matters. He also travelled in different 
parte of the world in the interests of the business of his firm, whose 
trade connections have for many years been world-wide. He was 
knighted in 1902, and made a Privy Councillor in 1910. Sir William 
was а member of the Institutions of Civil and Mechanical Engineers 
and of the Iron and Steel Institute. Sir William Mather was 
unquestionably a leader among engineering employers, enlightened, 
and humane in regard to industrial conditions and enterprising 
апа progressive їп matters of business. In his declining years he 
had left the practical control of affairs in other hands, but his 
influence as an employer will long outlive him. 

SIR James B. BALL.—We regret to record that Sir J. B. Ball, 
chief engineer of the L.B. & S.C. Railway, passed away suddenly 
ou September 16th, at Forest Row, Sussex, while on a visit to 
Sir Wm. Forbes, the general manager of the company. He was 
53 years of age. 


Mr. J. Н. THORNTON.—Mr. John Henry Thornton, senior 
partner in the firm of Frank Thornton & Co., electricians, Bridge 
Street, Barnley, died last week. Не was 61 years of age. The 
electricians’ business was founded by his son, Mr. Frank Thornton, 
some 14 years ago. 

The body of Mr. J. E. EDMUNDSON, manager of the Urban 
Electrio Supply Co., Ltd, at Hawick, was found on the railway 
near the town on Saturday. He had been terribly injured, being 
almost decapitated, and his right hand was also cut off. Mr. 
Edmundson went to Hawick less than two years ago from 
Grantham, where he had held a similar position. 


NEW COMPANIBS REGISTERED, 


Buenos Aires Town & Docks Tramways, Ltd. (170,069). 
Registered September 4th. Capital, £500,000 in EI shares. To enter into 
an agreement with Claude W. H. Lowther, John G. B. Stone, The Beaver 
Trust, Ltd., Sir Wm. Plender, and Buenos Aires Port and City Tramways, 
Ltd.. to acquire and carry into effect contracts or concessions for the con- 
struction, repair, maintenance, operation, control of railways, tramways, and 
other roads or ways to be used for traction by clectricity or other agency, and 
for the equipment of any such undertakings with clectric or other plant, &c. 
The subscribers (each with one share) are: F. J. French, 105, Winchester 
House, E.C.2, registrar; S. A. Gay, 105, Winchester House, E.C.2, clerk, and 
five other clerks. Minimum cash subscription, 7 shares. The first directors 
are to be appointed by the subscribers. Qualification (except first directors), 
£100. Remuneration, £300 each per annum (£200 extra [or the chairman). 
Solicitors: Ashurst, Morris, Crisp & Co., 17, Ihrogmorton Avenue, E.C. 


Pollock & Macnab (Subsidiary), Ltd. (170,083).—Private 
company.—Registered September 6th. Capital, £30,000 in £1 shares. To adopt 
an agreement between Pollock & Macnab (1919), Ltd., and T. G. F. Grundy 
for the sale and purchase of a plot of land and heriditaments, at Bradbury, 
Ches., and to carry on the business of iron and metal founders, mechanical 
and electrical engineers, &c. The first directors are: D. Adamson, The Long- 
lands, Godley (member of Joseph Adamson & Co.); J. Macnab, Oakfield, 
Arkwright Road, Marple (director of Pollock & Macnab (1919), Ltd.); J. E. 
Shenton, Lower Bennett Street, Newton (director of Tinker, Shenton & Co., 
Ltd.); J. €. Beeley, 20, Amherst Road, Withington (director of Thomas 
Beeley & Son, Ltd.). The above may hold office so long as they continue to 
be members or directors of their respective companies. Qualification, £1,000, 
Secretary: Н. Absom. Registered office; Britannia Machine Tool Works, 
Redhouse Lane, Bredbury, Ches. 


H. C. Siddeley & Co., Ltd. (170,065).—Private company. 
Registered September 4th. Capital, £5,000 in £l shares. Secretaries, en- 
gineers, agents, merchants, importers, exporters, stock and share dealers, 
underwriters, &c. "Ihe first directors are: J. A. Hirst, Donacloney, Deganwy, 
М. Wales (director Brook Hirst & Co., Ltd.); E. N. Humphreys, Caer-y-cae, 
Hoole Road, Chester (director East Halkyn Mining Co., Ltd.); Н. C. Siddeley, 
Australia House, Strand, W.C.2 (director of British. Engineers and Traders 
Syndicate, Ltd.) Secretary (pro tem.): E. N. Humphreys. Registered office: 


Australia House, Strand, W.C.2. 

Associated Electric Traders, Ltd. /(170,092).— Private 
company. Registered September 7th. Capital, £10,000 in #1 shares (3,000 
preference). ‘To carry on the business of wholesale and retail importers, 
exporters, and manufacturers of and dealers in alabaster bowls, marble figures, 
electric light fittings, shades, lamps, switches, &c., and to adopt an agree- 
ment with J. Leitch. The subscribers (cach with one share) are: J. W. К. 
Williams, 13, Greencroft Gardens, Hampstead, N.W., manager electrical 
fittings factors; A. Phelp, 10, Old Steine, Brighton, gentleman. J. W. 
William signs as director. Qualification, £25. Registered office: 2, Percy 
Street, Tottenham Court Road, W.1. ` 


Cutting & Muir, Ltd. (170,164).—Private company. Re- 
gistered September 10th. Capital, £5,000 in £1 shares (2,500 10 per cent. 
cumulative preference). To take over the business of electrical and mechanical 
engineers carried on by G. B. Cutting and T. Muir at 29, St. Matthew's Street 
Ipswich, as Cutting & Muir." The first directors are: T. Muir, 94, Derby 
Road. Ipswich; G. B. Cutting, 29, St. Matthew's Street, Ipswich. Re- 
gistered office: 29, St. Matthew's Street, Ipswich. 


Direct Electric Service (Bury), Ltd. (170,264).—Private 
company. Registered September 16th. Capital, 42.500 in EI shares. To 
carry on the business of electrical and steam engineers and contractors, sup- 
pliers of electricity. &c. The first directors are: A. W. Sweetinburgh, 43, 
Irwell Street, Bury; F. D. Law, 42, Hamilton Street, Bury; J. C. Car- 
ruthers, 87, Rochdale Road, Bury. Qualification 100 ordinary shares. Re- 
gistered office: Back Fleet Street, Bury. 


Excelall Metal Workers, Ltd. (170,098).—Private com- 
pany. Registered September 7th. Capital, £4,000 in 21 shares. To take 
over the business of electrical and mechanical appliances manufacturers, sheet 
metal workers, stampers, piercers, solderers, welders, polishers and platers, &c., 
carried on by Pressparts, Ltd., at Excelall Works, Sampson Road North, 
Birmingham, and to adopt an agreement with W. G. Hill. The first directors 
are: E. В. Alldridge, 1, St. Mary's Road, Harborne, Birmingham; A. C. 
Lee, 107, Wake Green Koad, . Birmingham; G. R. Groves, 12. Ben 
Street, Rugby. Registered office: xcelall Works, Sampson Road North, 
Birmingham. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES, 


Barnsley & District Traction Co., Ltd. (72,962) .—Return 
dated July 30th, 1920. Capital, £100,000 in £1 shares (50,000 preference), 
22,000 preference and 20,035 ordinary shares taken up, £42,030 paid. Mort- 
gages and charges, £21,000. 


Woodbridge & District Electric Light Co., Ltd.—Issue 


on August 27th, 1920, of £30 debentures, part of a series. 


British Electric Vehicles, Ltd.—:Satisfaction in full on 
September And, 1920, of £30 debentures dated September 14th and January 17th, 
1917, securing £2,000. 


Windsor Electrical Installation Co., Ltd.— (A) Satisfac- 
tion in full on August 19th, 1920, of debenture dated July 2nd, 1919, securing 
£5,000. (B) Debenture dated August 19th, 1920, to secure £8,000 charged 
on the company's undertaking and property, present and future, subject to 
£8,800 prior debentures. Holder: Sir Alexander W. Shipley, Kt., Riverbank, 
Datchet, Bucks. 


Ackroyd & Best, Ltd.—Issue оп August 18th, 1920, of 


£120 debentures, part of а series already register 


Riglite Manufacturing Co., Ltd.—J. F. Legg, of 11, 


Queen Victoria Street, E.C., as receiver on September 2nd, under powers 
contained in debentures dated June 18th, 1920. 


Acme Welding Co., Ltd.—Particulars of £10,000 deben- 
tures authorised August 30th, 1920, present issue £5000; charged on the 
company’s undertaking and property, present and future, including uncalled 
capital. 

Walter Robb, Ltd.—Debentures dated September 6th, 
1920, to secure all moneys due or to become due from company to Barclay 's 
Bank, Ltd., charged on the company's undertaking and property, present and 
future, including uncalled capital. 


CITY NOTES. 


The report for 1919-20 of the directors 


The Zurich of the Bank fur Elektrische Unternehmun- 
Bank for gen, of Zurich, whose scheme of recon- 
Electrical struction was outlined in this journal on 
Undertakings. September 3rd, states that despite existing 


dithculties, most of the undertakings in 
which the bank is interested were still sound internally. Many 
of them had been able to maintain their rate of dividend, 
while some were even able to increase the rate. As а con- 
sequence most of the investinents, excepting the Russian 
undertakings, yielded acceptable results in the currency of the 
countries concerned, and the fruits of this serious work were 
only reduced through the necessity for converting into Swiss 
francs the receipts devolving on the bank. After giving the 
customary lengthy details concerning the investments, Ше 
report proceeds to give particulars of the losses through the 
depreciation of exchange, which have already been published, 
together with the scheme of reorganisation. The proposed 
reconstruction will leave the bank with a preference share 
capital of 94,500,000 fr., and ordinary shares for 18,750,000 fr., 
or a total of 113,250,000 fr. In this connection the directors 
state that a company with this amount of capital could utilise 
its entire existing organisation which has been carefully built 
up, and is in full operation, continue to carry on the existing 
undertakings, and associate itself with others, and obtain 
satisfactory results from new transactions. But above all, 
they could quietly await the improvement in the quotations 
for foreign currency without demands for interest and capital 
neng constantly suspended over the bank like a Damocles 
sword. 
The A.G. fur Elektrizitate Industrie, of 
Hamburg, reporting on the year 1919-20, 
states that {һе increase in the cost of 
materials had raised the prices of glow 
lamps tenfold, as compared with former peace prices. The 
net profits were 88,000 marks, as in 1918-19, and the dividend 
is at the rate of 7 per cent., as in the previous year. 

The report of the Brandenburg Carbid und Elektrizitats 
Werke A.G., of Berlin, states that it was impossible for the 
Steinbusch works to resume the production of carbide in 1919-20 
as it was first compelled to fill the contracts for the supply 
of energy. After making provision for depreciation, the ac- 
counts show net profits of 325,000 marks, as against 322,000 
marks in 1918-19. and a dividend at the rate of 7 per cent. is 
proposed, as in the preceding year. The report further states 
that it was only possible partly to maintain working at the 
Muhlthal works owing to the scarcity of raw materials since 
the seizure of possession of the province of Posen. 

The accounts of the saria Zähler Werke A.G., of Munich, 
which meter manufacturing company is closely associated with 
the Brown-Boveri group, show net profits and balance forward 
amounting to 1,778,000 marks for 1919-20, as compared with 


German 
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743,000 marks in tbe previous year, depreciation having pre- 
viously absorbed 605,000 marks and 127,000 marks in the two 
years respectively. It is proposed to pay a dividend and bonus 
of 40 per cent. on share capital of 9,750,000 marks, as against 
15 per cent. in 1918-19. The report attributes the favourable 
results chiefly to the export business, although since the 
economic change the future is regarded with concern, despite 
the good stock of orders. It is now intended to increase the 
share capital by 5,500,000 marks. 


Victoria Falls & Transvaal Power Co., Ltd.—The report 
for 1919 shows that the revenue for power and lighting supply, 
rents and sundries, interest, and dividend declared in 1920 
in respect of 1919 from Rand Mines Power Supply Co., Ltd., 
less cost of generation, distribution, power purchased, &c., 
was £773,626, and interest and registration fees amounted 
to £55,844, making £829,471. After providing for interest and 
premium on debentures £219,161, and for depreciation and 
income tax, &c., £394,489, there remains £175,626 as net 
profit for the year, plus £93,693 brought forward, leaving 
5969.319. Two dividends, each of 3 per cent., less income tax, 
on the preference shares were paid for the year, leaving a 
surplus of £185,321, and out of this surplus the directors in 
June, 1920, declared a dividend of 5 per cent., less income tax, 
on the ordinary shares for the year 1919, and as the preference 
shares are entitled to share pro rata with the ordinary shares 
in the surplus profits distributed until the preference shares 
have received a total dividend of 10 per cent. for the 
year in respect of which the distribution 18 made. thev also 
declared at the same time a further and final dividend of 
4 per cent., less income tax, on the preference shares in respect 
of 1919. These were paid in July, 1920, and absorbed £91,000, 
leaving £94,321 to be carried forward. 


France.—The business done by the Electricité de l'Ouest 
Parisien (Ouest-Ljumiére) during the past financial year 
brought in 22.431.595 fr., and the net profits came to 497,468 fr. 
The whole of this amount has been carried forward to the 
current year's accounts, no dividend being distributed. 

The net profit realised by the Energie Industrielle during 
the past financial year amounted to 1,169,103 fr.. as against 
1,008,362 fr. for the previous 19 months. The dividend re- 
mains at 10 fr. per share. 

The receipts of the Energie Electrique du Littoral Méditer- 
ranéan during the past financial vear amounted to 17,917,639 
fr., against 15,014,218 in the previous year. Net profits came 
to 5 fr., out of which a dividend of 30 fr. per share 
is paid. 

The gross profits of the Compagnie Pyrénéenne d' Energie 
Electrique during the past financial vear amounted to 2.590.248 
fr. After providing for amortisations. &c.. 501,888 fr. was 
left, as against 585,615 fr. for 1918. The dividend has been 
fixed at 6 per cent.—Reuter’s Trade Service. 


Halifax & Bermudas Cable Co., Ltd.—For the year ended 
June, 1920. there is a credit balance of £32,787, compared 
with £26,628 for the previous year. Balance brought forward 
£30,063. There is deducted £11,254 expended on repairs; 
6 per cent., free of tax, for the vear is the total distribution: 
448.595 is carried forward subject to E. P. D. The company’s 
cable worked efficiently during the vear except for two short 
periods when it was interrupted near Halifax and Bermuda 
respectively. 

Direct West India Cable Co., Ltd.—The credit balance 
for the year ended June 30th is £17,748, against £14.074 for 
the previous year. Amount brought forward £94,145. Ex. 
pended on repairs £1,856: special interim dividend of £1 58. 
ner share canitalised in September, 1919 (making the shares 
fully paid); dividends 6 per cent., free of tax; £91.437 carried 
forward subject to E.P.D. The company's cable was in- 
terrupted for a few days near Jamaica. The insulation of 
the Bermudas-Turks Island section remains very low. 


Stock Exchange Notice.—The Committee has specially 
allowed dealing in the following under Temporary Regula- 
tion 4 (3) :— 

Brush Electrical Engineering Co.—948.075 new ordinary 
shares of £1 each, 5s. paid, Nos. 210,489 to 458,563. . 

Company struck off the Register.—The following, it is 
officially announced, has been struck off the register and is 
dissolved :— 

Autolectric Transmission, Ltd. 

British Aluminium Co., Ltd.—Dividend at the rate of 
8 per cent. per annum, less tax, on the ordinary shares for 
half-year ended June. 

Dnmbarton Burgh & County Tramways Co.—Dividend 
on the ordinary shares at the rate of 5 per cent., less tax, 
carrying forward £1,276. 

Midland Electric Corporation for Power Distribution, 
Ltd.—Interim dividend at the rate of 8 per cent. per annum 
on the ordinarv shares for the half-vear ended June. 

Oxford Electric Co., Ltd.—Interim dividend of 5 per 
cent. per annum on the ordinary shares for the half-vear. 

Stothert & Pitt, Ltd.—Total distribution for the year on 
the ordinary shares 12} per cent., free of tax. 

Eastern Extension, &c., Telegraph Co., Ltd.—Interim divi- 
dend for the quarter ended June 5s. per share, free of tax. 


Guildford Lectie y Supply Co., Ltd.—An extraordinary 
general meeting is called for October 7th, for the purpose of 
confirming a resolution already passed agreeing to the sale 
to the Corporation of the company's undertaking and assets 
(other than cash, book debts, and stock of coal, oil, waste, 
and maintenance materials) for not less than £55,000. 


The American Westinghouse Co.—The shareholders of 
the Westinghouse Electric and Manufacturing Co. are to be 
asked to approve the issue of notes to the value of 30,000,000 
dollars, and an increase of capital from 75,000,000 dollars to 
195,000,000 dollars, in order to reduce the current liabilities of 
the company.—Reuter's Trade Service, New York. 


J. Stone & Co., Ltd.—For 1919 the balance to credit of 
profit and loss account after allowing for depreciation, &c., 
was £162,253, plus £131,861 brought forward. It is proposed 
to pay а dividend of 10 per cent. per annum, and а bonus 
үн 9s. per share on the ordinary shares, carrying forward 

199,074. 


Shawinigan Water & Power Co.—Dividend of 1i per 
cent. on the common stock for the quarter ended September. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


WiTH every day bringing its own development of crisis in the 
industrial world, Stock Exchange markets are somewhat hesi- 
tating. It cannot be said that they are depressed, nor that 
business is absent, but what happens is that activity comes 
in spasms, and there is little definite lead noticeable in any 
of the markets. Besides the miners’ dispute, markets are dis- 
turbed by the rates of exchange from New York and Paris, 
both of which exert an unsettling influence. Nevertheless, 
the Stock Exchange pursues a tolerably even keel having 
regard to all things, and even where members admit that they 
are not paying their expenses, they console themselves with 
the reflection that the losses are not so much as they might be. 

The feature this week, so far as concerns the markets upon 
which we touch, is the rise in Underground Electric issues, 
and more particularly in the 6 per cent. income bonds of the 
company. It has been pointed out here, with monotonous 
iteration, that the traflics handled by the company are so enor- 
mous as to render it practically certain that as soon as rates 
were increased, by however little, this would probably make 
the difference between loss and profit. With increased fares 
coming into operation at the end of this week, anticipation 
has suddenly appreciated the difference проп which we have 
been dwelling for the last two or three months. In the middle 
of July, the income bonds were down to 53, and to-day they 
stand at 65}, having risen eleven points in the course of the 
week. The shares have participated in the improvement, and 
at 24 the ordinary are 12s. 6d. up, while the shilling shares 
advanced to 6s. 6d. There has been some speculative inquiry 
for the profit-sharing certificates standing now in the neigh- 
bourhood of sixpence. Central Londons have not moved. 

Metropolitans and Districts, the latter particularly, are 
sharing in the more optimistic feeling which prevails in regard 
to Undergrounds. Districts have gone up 23 to 174. Else- 
where, London Electric ordinary rose to 91. No changes 
worth mentioning have occurred in the prior-charge stocks of 
the companies. In fact, Metropolitan 34 per cent. "A" 
debenture has fallen to 511, business being marked as low as 
501 within the past few days. 

The actual settlement of the electricians’ difficulties led to 
further recovery in Edisons, lifting the price to а guinea, and 
other manufacturing shares are a trifle harder, although the 
improvement is scarcely reflected in the movements of prices. 
The companies are, of course, &o closely connected with the 
coal trade that it is natural enough for quotations to be uncer- 
tain owing to the miners’ strike threat. Moreover, the factor 
remains, and must continue, to operate for some time to come, 
of difliculties in the way of financing business at the present 
time. It is expected that the autumn will be surmounted 
without recourse to an 8 per cent. Bank Rate. Nevertheless, 
the banks are keeping a very tight hold over financial facilities, 
as most people know who are engaged in way of business. 

While favourable accounts continue to reach this country 1n 
regard to the settlement of Mexico, definite assurances are not 
strong enough to induce any fresh volume of demands for the 
various stocks and shares. Consequently, there has been 
something of a lull in the rise which started a fortnight ago in 
most Mexican descriptions. and the market is in a condition 
of suspended animation. Amongst dollar securities, the move- 
ments have been somewhat irregular, and a few of the big 
rises chronicled here lately have been partially lost. Quota- 
tions are swaved, of course, by the varving rates of exchange 
from day to dav, but there is a pretty general agreement that 
unless production is greatly increased in this country and 
within the near future, it is impossible to look for any sub- 
stantial recovery in the pound sterling (as measured bv the 
dollar) for some time to come. Rio Tramwats first bonds are 
894 and the seconds 63. Shawinigan common at 133 are ex 
dividend and Kaministiqua common 1114. 

Commercial Cable 4 per cent. debenture stock has retired 
12 points to 673, on the company ceasing to be & buyer at 80. 
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We ventured to point out at the time this offer of 80 was made 
that shareholders should on no account neglect to take advan- 
tage of it, so that this week's drop of 12 merely points to the 
urgument set out in these columns previously. 

arlous electricity supply shares are now quoted ex the in- 
terim dividends, and this without affecting prices. City of 
London and Countys, South Londons and Chelseas are all xd., 
but the market continues in a comatose condition. The settle- 
ment of the electricians’ dispute had no influence upon this 
section, where there is, in fact, nothing going on. 

Cable companies are showing good results, the Direct West 
India announcing a net profit of £17,748, an advance of £3,700, 
while the Halifax and Bermudas credit of £32,800 is £6,000 
better than that of a year ago. Eastern Extension declares an 
interim dividend of 5s. per share free of tax. Globe ordinary 
at 14$ are ex dividend. Anglo-American preferred fell 1 to 
774. Marconis are a better market at 23, and Canadian Mar- 
conis stiffened to 10s. 6d. buyers. Henleys eased off to 18. 

Engineering shares are a good market, and Babcock at 23 
show 1/16 rise. Vickers have been fluctuating between 22s. 9d. 
and 23s. 9d., being nearer the former figure at the moment. 
But iron and steel shares are not bad as a whole. Philosophy 
in the Stock. Exchange shrugs its shoulder and contends that 
if a coal strike spells revolution, all existing ideas of value 
and security will go for naught. If, per contra, the trouble 
blows over, the result can be counted upon to increase output 
and production, thus stimulating trade. With security itself 
becoming a subject for serious speculation, manifestly we do 
live in stirring times. Rubber shares—reverting from the 
general to the particular—are weak on the drop in the price 
of rubber below one and sixpence per lb. This has caused 
renewed anxiety amongst shareholders, who cannot yet foresee 
the full extent to which the produce may decline. 


SHARE LIST OF ELEOTRIOAL OOMPANIES. 


Hoxe Ex.szorriciry COMPARIBS. 
Dividend Price 


1918. 1919. 1990, Rise or fall. p.c, 
Brompton ee ee ee 8 19 ==» £9 19 0 
Oharing 8 бә, ow 4 7 = 1015 6 
do. do. do tà Pref. ee 43 4$ -— 8 8 8 
ее oe ee ee ee B 4 xd t à 1 19 6 
of London eo oe 0 0 8 10 1 xd -— 8 17 10 
o, do, брег cent. Pref... 6 6 17/еха = 617 9 
of London os ss oe 3 8 Tiixd — 10 17 0 
do do. 6 percent, Pref, 6 6 Bi xd = 118 
Kensington ee ee 6 1 i = 9 0 6 
London E eotric ee ee ee Nil 9% 1 == 6 @ 0 
йо. do. 0 pet cent. Pref... 6 6 8 = 10 0 0 
Metropolitan.. ^ m ee б 6 98 = 11 8 6 
do. m. r cent. Pref. ee 4$ 43 — 8 0 0 
St. Jam эв' Mall oe ee 10 14 == 9 1 9 
South London ee ee es 6 6 d — 10 1 8 
South Metropolitan Pref... ee 7 7 174- = 8 48 
Westminster Ordinary .. ee 8 10 b — 10 0 0 
i TELEGRAPES AND TELEPHONES, 
Anglo- Am. Те), Pref, ee ee 6 6 97 —1Ї 3 14 10 
в Det. 0 0 oe 88/6 13 19 = 8 18 10 
Chile Telephone ee oe eo 8 6 -— *5 4 4 
uba в ° ee ee ee 1 1 3 = *9 6 B 
Eastern Hixtensi ee ee "T 8 10 1 = 98 14 4 
Eastern Tel. Ord. .. oe ео В 10 и — *8 14 4 
Globe Tel. and T, Ord. .. e 8 10 14dxd — 16 9 
do. do. Pref. .. . 6 6 & xd ti 112 
Great Northern Tel. eo ee 23 23 50 => 11 00 
Indo- Hnropean oe ec oo 18 10 80 == 8 6 8 
Marconi ee oe ee „ 9 96 + 1t 9 110 
Oriental Tele hone Ord. ee ee 10 ig — *4 18 0 
United R. Pla 'Tel. ee m 8 8 — *6 1 0 
West India and Panama m Nil ==, Nil 
Western Telegraph. ee ee 10 141 = 66 14 4 
Hox: Rins, 
Central London Ord. Assented .. 4 414 — 9 12 10 
Metrop dlitan .. es eo ee 1 1 21 + 14 616 8 
do. District Ае .. NI N 17 + 24 Nil 
Underground Electric Ordinary.. Nil Nil 2 + 146 Nil 
. do, “A” . NH Nil 6,6 + 1/6 Nil 
ão. do. Income .. 8 4 684 + 11 — 
Еовкои Trams, &0. 
Anglo-Arg. Trame First Pref. .. Nil 5 8 — 8 9 2 
do. do. and Pret. ee Nil N Bi — Nil 
оо. до. b Deb. se 6 6 57 — i 8 16 6 
Brazil Tractions ; ee ee ee Nil Nil 49 — Nil 
Bombay Electric Pref.  .. as 6 6 1A} = 410 7 
British Columbia Elec. Rly. Pfoe, 6 6 52 — 9 10 6 
do. do.  Preferrred + 8 . — 144 
do. Deferred N B 46 — 2 1 10 4 
do. do. b. eo ü М, 684xd == 1 19 0 
Mexico 6 percent. Bonds.. N 45 = Nil 
do. 6 per cent. Bonds.. Nil Nil 85 = Nil 
Mexican mmon.. . NU Nil 16 = Nil 
do. e e ee Nil Nil КҮЙ — нп 
do, ist Bonds .. - ND Nil 58 +1 Nil 
MANUFACTURING COMPANIES. 
Baboock & Wilcox .. eo . 16 15 98 + 15 *$ 6 4 
British Aluminium Ord, .. „ | 10 152 — 10 0 0 
British Insulated е oe oe 194 15 ly ый 8 6 6 
ders .. oe oe „„ 965 15 1 - 11 8 6 
L 6% Pref. ee ee ee 63 18/ тет 1 4 6 
Oastner- Kellner ee ee ee 20 17 = 5 18 4 
Ord. ee ee ee 10 10 17/6 — 1 8 6 
Bdison-Swan, "A " „ 10 10 780 +1]- 910 6 
do. do. 5 per ont. Deb. .. 6 5 — 6 6 9 
оп ee ee 10 10 18/8 — 10 19 2 
Gen. Rileo. Pref. ee ee ee 63 s 6% 18/6 -— * 0 5 
o. Ord. e оо ое 10 10 28 / +64. 7 210 
"wt ee ee se oe 43 14 ы — i ; 1 : 
0. Pref е ee ee oe — 4 
India-Rubber.. ..  .. „ 10 10 1 — 86 0 0 
Met.-Vickers Pref, .. өө ee — 8 2 = 16 3 
Blemens Ord... ee ee өө 0 10 24/8 — в 8 8 
Telegraph Oon. ee РҮ ee 20 20 90 = *6 0 0 


* Dividends paid free of Income Tar, 


MARKET QUOTATIONS, 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstances, 


Tuesday, September 21st. 


Latest Fortnight’s 


CHEMICALS, &c. Price. 


a Acid, Oxalio eee eee 2) еее рег lb. | 9 
a Ammoniac Bal = "m .. рег ton #1 Are 
a Ammonia, Muriate (large orystal) з 93 e. 
а Bisulphide of Carbon ees voc LU >ы ese 
а Tar eee eee see eos oe Í #41 eee 2 
a Copper Sulphate А Т #42 RS 
a Potash, Chlorate „ Per lb. Т^ 25 

„  Perchlorate . 1 zl 
aShellac... —.. w. . per ow. 488 105 80s. deo, 
a Sulphate of Magnesia ase per ton 218 nS 
a Sulphur, Sublimed Flowers " 25 £8 dec. 
a »  Lump x ; 292 &8 дес. 
а Вода, Chlorate s PA .. per lb. ва. у 
а 7 C stals "T" TP ees per ton £13 see 
в Bodium chromate, casks per lb. ә Юр 

| 
METALS, &с. i 

g Babbitt’s Metal ots .. рег юп 411810 £845 A" 
c Brass (rolled metal 2" to 12” basis) per lb. 1/82 Ий 
є [T] Tubes о drawn)... eee 99 | Bir Ше [ITI 
c » , oes "S " | 52е 
с Copper Tubes (solid drawn) i | 1/9 id. ine. 
8 n (best ) . рег ton 216 £2 inc. 
g [1] Sheet see ee өзө oos 98 £168 #2 шо. 
g oe es ee ooo TT II 2168 £2 inc. 
d „% (Electrolytic) Bars NN " £118 £1 inc. 
d 11 99 8 ts eve 98 £158 eee 
d «€» ú ire Rods.. »" | £184 El inc 
d [T] [T | H C. Wire oe per lb. 1/44 zd. inc. 
f Rod eo T L1] 8/6 eee 
f Т Bheet ” 8/ Sis 
n German Silver Wire si 8/- 25 
h Gutta-percha, fine өзө eos ceo 31 14/- T 
h India-rubber, Para fine 178 4d. dec. 
i Iron E and Warrants) ... per ton Nom. a 
l „ Wire, galv. No. 8, P.O. qual. „ #59 ра 
g Lead, English Fig. „ ice. 108. doc. 
g Mercury... ... ses кч per bot. £18 10s. 908. to 30s. dcc. 
e Mica (in original cases) small .. per lb. 6d. to 4/6 "m 
€ * " „ medium. ” | 5/- to 10/- 
Е v» " ” e .. " | 12/6 to 25/- & up 
Р; Phosphor Bronze, plain castings n 1/6 to 1/11 
g [1] ry) rolled bars and rods [T] 2/2 to 9/6 | 

29 » rolled strip & sheet S 2/8 to 9/9 
r Silicium Bronze Wire m we рег 1р. 2J- ки 
& Bteel et, in bars А 1/8 Mas 
n Tin, Block (English) per ton £269 10s. 24 10/45 10 inc. 
e Wire, Nos. 1 to 16 per lb. 479 ее 

White Anti friction Metals per ton £80 to £885 
Quotations supplied by— 
a G. Boor & Co. James & Shak Я 
а Thos. Bolton & Bons, Ltd, f Edward Till & Co, 
d Frederick Smith & Co. { Bolling & Lowe. 
eF. Wiggins & Bons. Richard Johnson & Nephew, Led 
f India-Rubber, Gutta-Percha and n Р. Ormiston & Sons. 
Telegraph Works Co., Ltd, r W. F. Dennis & Co. 


Ships’ Fittings: Standard Specifications.— 16 will be 
remembered that the Institution of Electrical Engineers, at 
the request of the Ship Electrical Equipment Committee of 
the Institution, invited the British Engineering Standards 
Association to prepare a number of B. S. specifications, in- 
cluding one for watertight cable glands and one for water- 
tight fittings for incandescent electric lamps for use on ships. 
As a result the following specifications have just been issued: 
B.S.S. No. 94, 1910—Watertight glands for electric cables, 
and B.S.S. No. 97, 1910— Watertight fittings for incandescent 
electric lamps. Watertight glands for use on deck, in bulk- 
heads, and in cast metal and sheet metal boxes have been 
standardised; with the exception of the largest size, British 
standard conduit threads are employed, and the glands 
standardised are of simple form, six sizes in each case being 
provided (see B.S.S. No. 94, 1920). | 

Two types of watertight lighting fitting, namely, one of 
the bulkhead or '' oyster ’’ pattern, and the other convertible 
into а short or long pendant or into a bracket, have been 
standardised. Two sizes of each type are included, i.e., one 
size suitable for metal-filament vacuum lamps up to 30 watts, 
and carbon-filament vacuum lamps up to 60 watts at pressures 
up to 125 volts; the other for metal-filament vacuum lamps 
up to 60 watts, and carbon-filament lamps up to 120 watts 
at pressures up to 250 volts. It is considered that the four 
fittings cover the whole range of requirements for this class 
of fitting, and that these standards will be suitable for use 
on shore as well as on ships. Whilst the standard specifica- 
tion only fixes the dimensions necessary to secure interchange- 
ability of the parts likely to be broken or injured, these 
dimensions in effect practically settle the design of the fitting. 
This question was carefully considered, and it was decided 
that it was not in any way detrimental to the interests of 
either manufacturers or users (see B.S.S. No. 97, 1920). Copies 
of the specifications, price Is. 2d., post free, are obtainable 
from the offices of the B.E.S.A., at 28, Victoria Street, Lon- 
don, S. W. 1. 
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MARINE PROBLEMS. 


Ву C. V. DRYSDALE, O. B. E., D.Sc, M. I. E. E. 


(Abstract of the Eleventh Kelvin Lecture delivered before the INSTITUTION OF ELECTRICAL ENGINEERS.) 
(Continued from page 382.) 


III. NAVIGATIONAL APPLICATION. 


One of the most fortunate circumstances resulting from 
the large amount of research undertuken for war purposes 1з 
that the majority of the information and devices so evolved 
have the most important application to peace-time navigation. 

The three chief desiderata for the safety and regularity of 
navigation appear to be as follows, in the order of their 
importance: (1) Ability to find and enter a harbour in foggy 
weather. (2) Location of position in sea during fogs. (3) De- 
tection and location of ships and obstacles in darkness and 
fog. These three requirements can now respectively be met 
{о а considerable extent by the following devices: (a) Leader 
gear, (b) sound ranging and directional wireless, (c) echo 
detection. i 

Leader gear, which promises soon to come into conaiderable 
practical use, consists of laying down a cable on the bottom 
along the track which it is desired to follow, and supplying 
it with alternating current of either sonic or infra-sonic fre- 


quency. By the use of suitable coils or electrodes attached - 


to the ship the electromagnetic induction or the return cur- 
rents in the water can be made to give signals in telephones 
or other devices by which the course of the cable may be 
followed. 

Attempts were first made in this direction in the St. Law- 
rence River by Prof. R. S. Owen as early as 1903, but were 
only partially successful. During the war the idea was re- 
vived by Capt. Manson, employing search coils and amplifiers, 
and successful results were immediately obtained. Two coils 
about 4 ft. square are fixed on the sides of the ship а short 
distance .away from the ironwork, and are connected to a 


Fic. 7.-—AURAL LEADER GAR. Fira. 8.—VisUaL. LEADER GEAR 


change-over switch and three-valve amplifier and telephones. 
The cable is supplied with А.С. of a frequency of about 500 
cycles per second, and this current is cut up into signals by 
an automatic interrupter. Steering is effected by listening 
on the two coils alternately, the signals being stronger on the 
side of the ship nearer to the cable. The difference in in- 
tensity is apparently due to the screening action of the iron 
hull, and varies with the size of the ship, but it is usually 
possible to find positions for the coils which give good indica- 
tions. Fig. 7 is a diagram of the arrangements.* In order 
to avoid the necessity for listening to telephones, the author 
has attempted the employment of tuned alternating relays to 
operate lamps on the navigating bridge of the ship, and thus 
to give continuous visual indications. For this purpose two 
inclined coils of a few turns are fixed in the rigging as shown 
in fig. 8. If the lines. of magnetic force are in circles round 
the cable as generally supposed (fig. 9 (a) shows circular field 
distribution and &.M.r. in sloping visual leader gear coils; (b) 
shows field distortion due to sea water), the E.M.r.'s in- 
duced in the two coils should be equal when the 
ship is vertically over the cable, but when it is on one or 
other side the E. M. F. in the coil pointing more nearly towards 
the cable will be the higher. At a certain lateral distance 
from the cable the plane of one of the coils will be tangential 
to the lines of force, and will consequently have no k. M. u. 
induced in it. Fig. 10 shows the construction of the А.С. 
relay employed. in conjunction. with this device. It is 
on the same principle as the author's vibration gal- 
vanometer, in which a pivoted or suspended iron 
needle vibrates in the field of a horseshoe magnet, 
and can be tuned by varying the intensity of the magnetic 
field. This needle is enclosed in a simple coil carry- 
ing the a.c., and is provided with an arm carrying a 
rounded: platinum end which makes contact with two fine 
tangential platinum wires when it vibrates. As the contact 
is intermittent, it is found desirable to convert it into a con- 
tinuous contact by the simple device of passing the local 
current from the vibrating contacts through the coil of an 
ordinary heavily-damped moving-coil relay, the contact arm 
of which slides between two sets of parallel. plutinum-wire 
brushes so that when the coil is deflected, and oscillates owing 


* Exec, Rev., Sept. 3rd, 1920. 


to the intermittency of the current, it maintains a continuous 
rubbing contact against the brushes. The two relays are 
combined in a single magnet as shown, and the tuning is 
very simply effected by traversing the whole of the А.С. 
system along the axis of the magnet by means of a screw, 80 
as to be in a stronger or weaker magnetic field. 

It is fairly easy to set the contacts of this relay to work 
with a power consumption of 0.01 microwatt or less, which 
is amply sufficient to enable it to switch on a glow lamp at 
2 mile from a cable carrying only 5 amperes of А.С. in a depth 
of water of 20 fathoms. 

A relay on a similar principle was devised by Mr. Sidney 
Evershed as far back as 1896, but was unknown to the lec- 
turer at the time. Mr. Evershed went much further and 
designed a vibrating-wire relay which operated with only 
0.0001 microwatt, but it is desirable to have a fairly robust 
instrument for use on shipboard, and it is necessary that 
the relay should be fairly definitely metrical in its operation 
for the present purpose. 

The tuning of this relav is fairly sharp, and this requires 
the frequeney of the current supplied to the cable to be 
maintained constant within about 1 per cent. of its nominal 
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Fia. 9.— FIELD DISTRIBUTION. 


frequency, but this has the attendant advantage that different 
cables can be used with different frequencies without mutual 
interference. For example, in wide estuaries like the Mersey 
and the Clyde, where there is a considerable amount of cross 
traffic, it is asily possible for the main and cross routes to be 
worked quite independently by using different frequencies. 

In order to keep absorption and distortion of the electro- 
magnetic field as small as possible, frequencies of between 
10 and 20 cycles per second are used with this device, and 
this makes the presence of the cable almost undetectable 
unless the frequency is known. 

When this device was first experimented with it was found 
practicallv impossible to get definite port and starboard in- 
dications for steering purposes, ànd it was, therefore, found 
necessary to investigate the distribution of the magnetic field, 
by observing the E.M.F.'s induced in the two inclined leader- 
gear coils, with the result of finding that even at these low fre- 
quencies it was greatly distorted. Fig. 11 shows the distribu- 
tion. determined. in the case of а cable in about 100 ft. depth 
of water with a frequency of 15 cycles per second; E. M. v. in- 
duced in ships’ coils with spreaders 90 ft. long. Vibration 
galvanometer 500 in series. Sensitiveness, 3.43 cm. per milli- 
volt. Vessel crossing west to east, heading south. Current 
in cable 6 ainps. Frequency, 15 cycles per second. Depth, 
16-17 fathoms at cable. At the points А and в where the lines 
of force should be nearly vertical according to the ordinary 
theory, they are actually horizontal, so that instead of one 
relay being out of operation both are equally affected, and 
there can be по port or starboard indication. At greater dis- 
tances from the cable the magnetic field actually bends up- 
wards again, so that the indications are reversed. In order 
to avoid ambiguity, therefore. it is necessary to limit the 
sensitiveness of the relays so that they only operate with an 
E. M. b. above its value at the points of inflection and the 
steering indications must be limited to a range of 60-70 yards 
on either side of the cable, as shown in fig. 9 (b), which is 
ample. however, for navigating a narrow channel. In order 
to give even sharper indication of the position of the cable, 
a pointer indicator on the ohmmeter principle may be used, 
which is actuated bv the contacts of the А.С. relays. When 
the two relays are vibrating equallv, the average value of the 
intermittent current from the contacts of each is the same, 
and the needle points directly down to the cable, but if the 
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ship is on one side and the electromotive forces in the coil 
are unequal, the average duration of contact in one relay ia 
greater than in the other, and the pointer goes over to the 
side on which the cable lies. 

A triple А.С. relay set is used, two of the relays actuating 
the port and starboard red and green lamps, while the centre 
relay is set to maximum sensitiveness, and switches on a 
white "approach " lamp, indicating the first approach to 
the cable at a distance of 4 to 3 mile. After this lamp lights, 
the ship keeps on the same course until the red and green 
lights glow, and then steers along the cable by the latter. 

In the early experiments with this device the frequency was 
hand-regulated by means of a simple stroboscopic device, in 
which a Neon tube illuminated from the contact of a standard 
tuning-fork was used in connection with a geometrical disk 
on the rotary-converter shaft. In order to avoid the necessity 
for hand regulation a simple automatic speed controller hae 
been devised. А small magneto generator of the type used 
for electrical tachometers is attached to the shaft of the 
alternator, and its E.M.F. is balanced against a few secondary 
cells through a sensitive moving-coil relay. Exact balance of 
E.M.F. for speed required is obtained either by rotating the 
brushes of the magneto by screw gear or by shunting the 
generator with a variable resistance. When the speed rises 
or falls the relay switches on one or other of two pairs of 
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electromagnets actuating a rocking arm which actuates а 
reversing switch in the armature circuit of a small motor, 
causing it to run in one or other direction and to traverse the 
contact of a rheostat in the field circuit of the main rotary 
converter or driving motor. When the speed is correct and 
the rocking arm is horizontal, the armature of the small 
motor is short-circuited by two springs so that it pulls up 
suddenly preventing over-running, while if the supply 
voltage varies so greatly as to traverse the contact near to 
its limits, an electric bell is rung which calls attention 
to the need for adjustment. This device appears to control 
the frequency to within 0.1 or 0.2 per cent. of its nominal 
value, which is amply sufficient for the leader gear. 

It is easily possible to operate both the aural and visual 
systems of indication simultaneously on the same ship and 
with the same cable. For this purpose the cable is supplied 
from а high-frequency and a low-frequency alternator in series 
as shown in fig. 12. The inductance of the low-frequency 
machine is sufficient to choke down the high-frequency cur- 
rent almost completely, but by connecting a 20-M.F.D. con- 
denser in series with the automatic signalling key across the 
armature of the low-frequency machine, the interrupted 
high-frequency supply can be maintained without affecting 
the low-frequency supply. It is, therefore, possible for ships 
to use either the aural or the visual indicating systems with 
the same cable, or to combine both indicating arrangements 
on the same ship without mutual interference. 

Acoustic methods may be employed with great utility in 
conjunction with leader gear by having a sounding device at 
the end of the leader cable, enabling the ship to steer towards 
the end of the cable from a distance of 10 miles or more. 

Although leader gear promises to be of great service for 
guiding ships into and along harbours, it is impossible to 
apply it generally for navigation in the open sea. It is de- 
sirable to have some means whereby a ship in a fog can easily 
ascertain or be given its position, and thus avoid dangers, 
or be guided towards a leader cable. This may be done by 
directional wireless. 

Another method is by means of submarine sound ranging. 
Tf a sudden impulse such as an explosion is produced at a 
given point the disturbance spreads out in all directions, and 
can be received on three or more fixed hydrophones or shock 
receivers. If the explosion takes place at the centre of a 
circle passing through them, the impulse should reach all 
the receivers simultaneously. but if it emanates from any 
other position it arrives at different times, and if these time 
differences can be accurately determined and the velocity of 
propagation is known, the position of the source can be 
calculated. This device, the introduction of which to marine 


service has been chiefly due to Prof. Bragg, and which has 
been developed by Capt. Boulding, has been of considerable 
service in the war for locating submarine explosions, apart 
from its well-known applieation for locating guns in land 
warfare; but it can obviously be equally applicable for locating. 
ships if they drop depth charges or employ other methods 
such as the Thornton spark for producing strong submarine 
impulses. 

Probably the most promising method of location would be 
by means of simultaneous wireless and &ound impulses sent 
out at intervals from a fixed station. If the ship were 
provided with a wireless equipment and a hydrophone, either 
or both of them being directional, the direction of the source 
would be easily determinable, and its distance by the interval 
of time between the arrival of the two signals—nearly а mile 
for each second of interval. This may very likely prove to 
be far the most convenient and accurate method of location, 
and arrangements are being made for developing it.* 

Improvements have been effected in the ordinary three- 
receiver sound-ranging method with the object of simplifying 
the observation and determination of the source. Up to the 
present the times of arrival have been obtained by means of 
hydrophones connected to separate strings of an Einthoven 
galvanometer, which involves a photographic record. Dr. 
À. B. Wood and Mr. Ford have greatly improved this process 
by their phonic chronometer, which en- 

ables the times to be read directly on 

dials to an accuracy of 1/1,000th second. 

The principle is analogous to that of the 

author's roller stroboscope, in which a 

wheel with stroboscopic slits rolls on a 

cone which is kept revolving at a con- 

stant speed by a phonic wheel motor 
actuated from a standard tuning-fork. 
In the phonic chronometer a vertical 
cylinder is maintained in rotation in the 
same manner, and three &mall pivoted 
disks are arranged to be pressed in con- 
tact with it by differentially-wound elec- 
iromagnets when the current through 
one winding 18 broken. When the 
second circuit 18 broken, the disk springs 
back from contaet with the roller, and 
immediately touches against a brake 
which stops it instantly. The disks 
аге provided with pointers registering 
the times of contact to 1/1,000th second, 
and with light gearing extending the 
. total time to 10 seconds or more, so that 
| the three time intervals can be directly 
read off on the three dials. Apart from its avlue for sound- 
ranging, this chronometer should have most valuable applica- 
tions for gunnery and general testing, as it is remarkably 
compact and reliable in comparison with any high-speed 


.chronometer hitherto devised. 


Instead of ordinary microphones the hydrophones employed 
with this device have single-point contacts, which are broken 
by the arrival of the impulse, but which can be restored by 
the operator through the agency of a magnetising coil. Ex- 
tremely sensitive receivers of this type have been devised 
by Mr. Burnside, who employs a hollow silver-plated iron 
ball to make contact with a point on the diaphragm. The 
ball is arranged to have perfectly neutral buoyancy in a liquid 
inside the receiver case, so that it has no gravity control, and 
it is attracted into contact with the disk by a small coil. 


Fia. 12.—Connections Fon COMBINED AURAL AND VISUAL 
LEADER GEAR. 


Dy means of these devices the time intervals for sound 
ranging can be read from the phonic chronometer imme- 
diately the impulse is received; the calculation of the 
position of the source is very troublesome, but by the aid of 
this chronometer and a locator it will probably be possible to 
determine the position of a source within а minute after 
the arrival of the impulse. Corrections have to be applied 
for the temperature of the water, which considerably affects 
the velocity of propagation, but these can easily be made by 
curves correcting the time differences observed to a standard 
temperature before setting them on the scales of the locator. 

If a ship can locate its position in any weather, and guide 
itself to a harbour or through a channel in a fog, the only 
remaining danger is from obstacles such as icebergs, wrecks, 
and rocks. It appears probable that the echo methods of 
detection already described will eliminate this danger. Prob- 
ably the most reliable arrangement will be a combination of 


* “ Scientific Signalling and Safety at Sea," by Prof. J. 
Joly, F.R.S., Philgsophical Magazine, July, 1918. 
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an acoustic device such as the Fessenden oscillator or Wright- 
son syren with high-frequency searching equipment. 

Another device which may be of considerable service in 
Navigation is the obtaining of soundings by echo methods 
from the bottom. This has already been carried out very 
successfully by M. Marti, who has obtained soundings in 
depths of from 60 to 160 metres to an accuracy of about a 
metre, from ships moving at speeds up to 10 knots, by the 
use of small explosive charges fired slongside the vessel. By 
this means valuable information about position may be 
obtained, and the approach to shoals or shores detected. 
The lecturer has recently devised a scheme for giving direct 
and continuous indication of the depth of water under a ship 
by a pointer indicator on the bridge. 

A great deal of work has been done on submarine and aerial 
signalling, both secret and otherwise, with the object of per- 
mitting ships to communicate with one another, and thus 
avoid cdllisions. One of these devices which may be men- 
tioned is the improved form of photophone invented by Dr. 
A. O. Rankine, and described before the Physical Society, 
in which a mirror is fixed on the lever of a phonograph 
diaphragm which forms an image of a bright illuminated 
eal on another similar grid. The amount of light trans- 
mitted varies with the vibration of the diaphragm, and is 
concentrated on a selenium cell at the distant station. Re- 
markably clear speech is obtained in this manner, and the 
device is easily adaptable to ordinary ship searchlights. 

If all the above devices prove as successful as they appear 
to promise, it seems probable that before long the last re- 
maining dangers will be eliminated from navigation, and that 
passages will be made without dunger or delay in all weathers. 


(To be concluded.) 
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ELECTRICITY IN THE GERMAN ARMY. 


Bv Млзов T. RICH, O. B. E. 


(Concluded from р?де 350) 


Sub-station and General High-pressure Accessories.—The ac- 
cessorles used were in most cases of a simple character. * The 
ordinary small sub-station was equipped with disconnecting 
links, tubuiar fuses, choking coils, and horn lightning arresters, 
no oil switch being used. In earlier stations French apparatus 
was used, although in a number of instances the copper blades 
of links were replaced by iron. In later sub-stations links, 
fuses, and other apparatus were largely made of iron or zinc 
alloy; in the latest type zinc alloy was used. Choking coils 
were made of iron; this conforms to а generally accepted 
civilian practice. 

Difficulty was apparently met with owing to the lack of 
glycerine to prevent the freezing of liquid resistances. At 
the time of the armistice efforts were beng made to avoid this 
by the use of dry carbon resistances, and alternatively the 
use of metallic resistance wire wound non-inductively and 
embedded in enamel. A few resistances were found with a 


metallic resistance wire wound with a shuttle through a textile: 


webbing and immersed in oil. | | 
High-pressure busbars and connections for sub-stations were 


usually made of iron wire about 5 mm. in diameter, and to bihet Helo 


Fic. 12.—TRANSFORMER AND SWITCHING STATION NEAR LA PASSER. 


take this wire а number of special insulators with special 
screwed cone connectors was found in Jeumont Dump. It 
might be noted that in the U.S.A. during the war, where 
current capacity allowed, iron pipe was largely used for high- 
pressure busbars, and owing to its rigidity and general con- 
venience this system 1s being continued. | 

The corrugated or accordeon insulators seem to have been 
abandoned and replaced by cone-shaped insulators with one, 
two, or three rings under the cap. "These were usually secured 
to sub-station ironwork by means of bolts screwed into plates 
cemented or plastered into the bases. Great care was taken 
in all sub-stations to earth the metallic bases of all fittings 
and apparutus. Earth plates were usually made of galvanised 
iron. 

Sub-station Buildinge.—The sub-stations used for the main 
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45,000-volt lines were in most cases arranged in existing build. 
ings, so as to avoid the attentions of aircraft—for instance, at 
Wasquehal, near Lille, in a bleach works; at Jeumont, in a 
cable works; at Lagnicourt, in a barn. The sub-stations at 
Lille and Jeumont were apparently intended as almost per- 
manent installations, as modern armoured concrete partitions 
and cubicles were used. Plain glass windows with holes in 
the centre were used on 45,000-volt circuits instead of inlet 
insulators. Several temporary wooden sub-stations for 30,000 
volts used for munition work were noted in the neighbour- 
hood of Aix-la-Chapelle, in Germany. The sub-stations used 
for systems at 5,000 to 20,000 volts were in most cases 
made of ‘squared framing, rough forest boarding, and covered 
with bitumen paper. Inlet insulators, panes of glass, or 


Fic, 14.—SUB-STATION AT 
A SAWMILL. 


Fia. 13.—Sus-station ATTACHED 
TO FARMHOUSE. 


rectangular openings were used as conductor inlets. Sub- 
stations were frequently arranged on the roof or against the 
eaves of outhouses and farm buildings, or in the buildings 
of sawmills and depots. Channel iron was largely used when 
steel framing was necessary. Transformers were usually 
laced on wood floors without the use of concrete. Judging 

y the way in which transformer posts at 11,000 volts were 
placed in wooden cubicles in sawmills, the Starkstrom 
officers must have had confidence in the reliability of the 
apparatus they were using. 

Portable Transformer Stations.—In order to be able to 
supply light or power to mobile corps or divisional head. 
quarters, or to semi-mobile workshops, a number of portable 
transformer stations were used. The earliest of these were 


Low Tension 


Framing covered with 
reugh boardiag and 
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Fra. 15.—ТҮРЕ ОЕ GERMAN TRANSFORMER STATION. 


of the type made by electrical manufacturers and used before 
the war in the Harz and other districts to run chaff cutters, 
thrashing machines, and other plant for farmers. The later 
types were improvised locally out of lorries, vans, and farm 
wagons. Besides transformers, they were fitted with section 
links, fuses, low-pressure switches, fuses, and sometimes with 
lightning dischargers and choking coils. Some of the wagons 
were fitted with low-pressure, 3-phase motors. It is estimated 
that about 50 of these must have been used on the North- 
Western Front. | 
Connection was made to high-pressure lines through pass- 
through or line insulators on the roofs, and bolted or spring 
clips. An earth plate and earth connection were used to pro- 
tect the apparatus. These transformer stations were used for 
voltages up t^ 15,000-16,000 volts and capacity of 90 to 30 
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K. v. A., and according to a prisoner, were very useful and 
successful. 

1 16 shows an improvised transformer station of this 
ind. 

Switchgcar.—The high-pressure switchgear used was to a 
large extent that requisitioned from the French. Several sets 
of S phase switchgear for 45,000-60,000 volts were found after 
the advance. The peculiatity of these, and of & number of 
22,000-volt switches lay in the fact that the solenoids and 
armatures operating the trip gear were placed on the switch 
insulators, and operated the trips through insulated rods, the 
adjusting mechanism being accessible and earthed. ‘This 
avoided the use of series-operating transformers. Information 
was received that somewhat similar switchgear had beer 
supplied by a German firm to Spain operating at 70,000-80,000 
volts shortly before the war. 

It is evident that efforts were made to reduce the apparatus 
required for high and low-pressure work to an absolute mini- 
mum, not merely to save expense and man power, but also 
to avoid complications, the necessity for extra-skilled operators, 
and the extra liability to accidents which sometimes accom- 
panies the excessive use of safety apparatus. 

Comparatively few instruments were found, and only very 
few of German war-time manufacture. 

The low-pressure motor starting and other switchgear used 
was very simple; practically no enclosed knife switches were 


used on 110/190-volt, 3-phase circuits, and a material quantity: 


of the more complicated low-pressure apparatus requisitioned 
from the French and Belgians was kept in store and not used. 
A number of iron switches were found, but some of these 
were in а rusty state. 

Appended to the report are translations of a number of 
German Army Orders, relating to procedure in general with 
regard to the use of electric power, precautions to avoid risk 
of shock or damage, restrictions on the use of electricity for 
lighting and power, &c., the specified electrical detachment 
being always referred to as the responsible authority on such 
matters. The routine to be observed in sub-stations, &c., 
is prescribed in minute detail, as well as the procedure in 
connection with the maintenance and repair of 45,000- and 
15,000-volt lines, and in bringing them into use after break- 
down. 

A German document found at Sin-le-noble, dated November 


Regimental troops may not either at their own expense or 
by means of dismantling in the Army area provide themselves 
with such materials. The obtaining of building materials 
from home is expensive, and, owing to lack of raw materials, 
very limited. The greatest economy is therefore necessary. 
In this respect it is again remarked that especially on economic 
grounds, any wilful damage, such as taking away or dis- 
mantling, by troops must be rigidly suppressed. 

All electrical materials found in the Army area are placed 
at the disposal of the 6th Electric Power Battalion unless 
required by a higher authority. In this connection it is a 
matter of indifference whether materials are in use or not. 
The 6th Electric Power Battalion alone decides whether a 
system is in use or not. The battalion is thoroughly acquainted 
with every system existing in the Army area. In this way 
the salvage of copper from electrical stations is, generally 
speaking, impossible. Such salvage will usually be considered 
as pilfering, seeing that systems in the forward areas which 
cannot be kept running will be systematically salved by the 
6th Electric Power Battalion. 

The installation of a lamp will generally cost 90 marks; 
an electric motor 1,000 to 3,000 marks; an accumulator 20 to 
80 marks. Those services which ask for electric installations 
should consider these costa. 

Installations with heavy current consumptions should be 
arranged near transformers. For isolated single installations 
with a high current consumption, the erection of an electrical 
system is no longer possible on account of the lack of raw 
material. . The 6th Electric Power Battalion has instruc- 
tions to remove lamps in excess of the above numbers. Should 
the battalion in the execution of such removal be in any 
way hindered, it has instructions to report the respective 
obstructor to Headquarters Staff. It should be understood 
that, at a time when the home market is suffering from lack 
of material and coal, no resistance should be offered to the 
battalion in these matters. 

The extent of power installations, as against light installa- 
tions, cannot be beforehand determined. The stock of 
machines is very limited, the deinand at home 80 great that 
it is absolutely necessary to set free machines in occupied 
territory in order to send them home so that the homeland 
shall be in a position to continue deliveries, especially .of 
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contains many interesting items, of which a selection follows. 
It will be noted that everything connected with electro- 
technics is under the sole control of the electric power bat- 
talion :— 

All electrical arrangements of the 6th Army will be installed 
and maintained by or placed under the supervision of the 
6th Electric Power Battalion. (Abteilung). Geographical and 
not economical conditions determine the dependence of the 
battalion on the 6th Army. 

Camp Commandants are not entitled to undertake technical 
measures themselves, but should lend all assistance for the 
carrying out of such measures. 

Malicious damage of H.T. systems occurs unfortunately very 
often. The offenders are almost without exception soldiers 
Who are collecting and salving copper. These men scarcely 
ever bring to light copper which could otherwise have been 
lost to the Army, but destroy and rob systems which have 
been erected or put into working order for the benefit of 
the troops by the 6th Electric Power Battalion at considerable 
trouble and expense. By these occurrences, the troops are 
made to suffer very appreciably. In consequence of the lack 
of raw materials, destroyed svstems cannot again be erected 
and consequently billets and occupied positions are without 
licht; workshops, pumping stations, &c., without power. 
Very often offenders are killed by the electric current. 

All building materials, machines, and apparatus necessary 
for erection of electric supply systems will be provided by 
the 6th Electric Power Battalion, either from dismantle- 
ments in the Army area or by purchase in the home market. 


. 16.—PorTABLE TRANSFORMER CABIN; 
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munitions, in sufficient quantities. It must, therefore, be 
assumed that no motor may be put into use without permis- 
sion of the 6th Electric Power Battalion. The greatest 
economy must be maintained in the distribution of motors. 
Existing installations must be utilised to their fullest capa- 
city, the actual working time of motors must be increased, 
and small installations combined together. The Army must, 
therefore, content itself with only the main units necessary 
for warfare. Home factories сап deliver no more trans- 
formers. . Each transformer must, therefore, be utilised to 
its fullest capacity. 

Demands for erection of electrical installations forwarded 
through other than the above channels will only cause delay, 
as such demands must eventually go through the hands of the 
Electrical. Battalion. Troops may not undertake work on 
their own account. 

In order to ensure safety of the whole installation, on 
account of the lack of materials, and to save coal, the use of 
electric heaters is prohibited. The Electric Power Battalion 
has the right to make exceptions in very special cases. The 
connection of eiectric heaters to mains, without consent of 
the Electric Power Battalion, will be severely punished. 

In the front line, where it is not possible to obtain con- 
nections to an overland central station, accumulator lighting, 
on a small scale, may be arranged. The 6th Electric Power 
Battalion runs its own accumulator factory. Неге again 
very little material is available. Accumulator lighting must 
therefore be confined to only the most important services, and 
io ав narrow а fighting area as poesible. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are tawited to submit partioulars of new or improved devices and apparabus, whioh will be published 
if considered of sufficient interest, 


* Heatrae " Electric Fires. 


A new line of electric fires has just been developed by 
Messrs. ELECTRIC Fires, Lrp., of King. Street, Norwich, 
embodying many novel and interesting features. The heating 
element, which is normally loaded to 1,000 watts, consists of 
wire spirals supported only at intervals, as shown in fig. 1, 
by а series of separate porcelain insulators, in front of a 
highly polished metal reflector, so that, having no solid mass 
of material to heat up, it instantly glows red when switched 
on, and its effect is multiplied by the reflections of the hot 
spirals, not only in the element itself, but also in the adja- 
cent polished metal parts of the heater. The construction 


the glowing spirals are reflected, so that the maximum effect 
is produced, both in appearance and in the directing of the 
radiant heat towards the front, as we have personally verified. 
The clamping nuts are covered with neat aluminium slides, 
and the finish of the heater compares favourably with that 
of any that we have seen, British or foreign. Fig. 3, on the 
other hand, shows a cast-iron front, with sheet-stecl body 
and trivet, which can be fitted either above or below the 
fire bars. This size takes 3,000 watts, and is fitted with three 
turn switches. Other sizes and patterns are made, with 
sheet metal fronts and aluminium reflectors, and loaded up 
to 4,000 watts, as well as a factory or cabin heater and a 
bowl fire. The handles are heat-insulated. All these fires 
are made in a new up-to-date factory on mass-production 
lines, with interchangeability of parts, and are guaranteed; 
they constitute a real innovation, combining artistic merit 
with sound design. 


А Wireless Outfit for Small Vessels. 


Among the many products in the field of wireless telegraphy 
manufactured by Messrs. SigMENS Bros. & Co., of Woolwich, 
is the cabinet type station illustrated in fig. 4. This is suit- 
able for installation in small vessels, vachts, Ke. and the 
power required for charging the battery is about 300 watts, 
which can be taken from the ship’s mains or supplied by a 
0.3-KW. petrol engine-driven D.C. generator. The 50-volt bat- 
tery for operating the transmitter is installed in the bottom 
left-hand compartment of the cabinet. The motor-generator 
consists of a D.C. motor driving a 500-cycle, O. B-KW. genera- 
tor. The excitation circuit consists of four specially insulated 
glass condensers, an inductance, and quenched spark gap. An 
aerial lengthening variometer is included permitting very ac- 
curate adjustment of the wave-length. An aural receiver with 
contact detector is employed. This receiver, which has a wave- 
range of from 200 to 2,000 metres, provides a wide range of 
variation of coupling, enabling very exact tuning to be ob- 
tained. A valve amplifier set can be fitted as an extra if 
required. The whole of this apparatus is included in a cabinet 
with hinged face, which can be completely closed when not 
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Tig. 3.—THe ^ Mentors III.“ HEATER. 


of the element is ingenious and extremely simple, all the 
parts being locked in position but readily removable, and the 
user can easily renew the winding without fear of mishap, 
the terminals being designed on a new principle, во as to 
be self-centring without bushing the holes through which 
they pass. The complete element is practically unbreakable, 
even under violent usage, and can be replaced en bloc with 
the greatest ease. | 
Equal attention has been given to the frames in which 
the elements are housed; we illustrate in fig. 2 the Sun 
rise heater with a single element, made of aluminium 
throughout, and weighing complete only 34 Ib., во that it is 
portable in the highest degree. It will be noticed that the 
element is surrounded by polished surfaces, in each of which 
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Кы. 4.— Snipes WIRELESS CABINET (OPEN). 


in use. The overall dimensions of the cabinet are approxi- 
mately as follows: Width, 5 ft.; depth (open), 2 ft. 10 in.; 
depth (closed), 1 ft. 10 in.; height, 4 ft. 8 in. 


* Apex " Switch and Fuse Gear. 


We have recently received from Tat SUN ELECTRICAL Co., 
Lrp., 118, and 120, Charing Cross Road, W.C. 2, details of 
some new switch fuse apparatus shortly to be placed upon 
the market. Fig. 5 illustrates the Apex " watertight iron- 
clad switch fuses. The construction of these switches em- 
bodies an entirely new principle resulting in a simple action 
for switching ‘‘on’’ and ''off." Each movement is of the 
'" quick break type, and is claimed to be entirely indepen- 
dent of the action of the operator. All contacts enter or leave 
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the clips at the same moment, reducing the possibility of 
arcing to a minimum. The switches are completely ‘‘ fool- 
proof," and it is impossible to put the switch in while the 
cover is open or to open the cover while the switch is in the 
„on position. Care has been taken in the design to permit 


Fig. 5.—'' Arex " SwiTCH-FUSE. GEAR. 


speedy wiring and erection. This apparatus is being manu- 
factured in London, and the sole selling rights, apart from 
the company's sales, have been vested in Messrs. DRAKE 
AND GORHAM WHOLESALE, Lrp., 67, Long Acre, W.C. 2, THE 
FosrER ENGINEERING Co., Morden Road, Wimbledon, and 
Messrs. Downs & Davies, 1-3, Stanley Street, Liverpool. 


A Magnetic Drili. 


Among the products of Messrs. WurrE, ЈАСОВҮ & Co., LID., 
Balham Place, Camden Town, N.W.1, is the magnetic 


Fic. 6.—МАСХЕТІС DRILL. 


electric drill shown in fig. 6. The tool embodies all the 
features of the firm's standard electric drills, but has in 
addition a powerful electro-magnet for holding the drill up 
to its work. No pressure lever or other fixtures are necessary, 
and a considerable saving in time is effected thereby. A link 
is supplied with the drill to enable it to be suspended if re- 
quired, as shown. 


Electrically-wonnd Clocks.—An article in Л, Industrie 
Electrique on the above subject describes a system due to Mr. 
M. Mayeur, in which the weight itself contains a small motor and 
gearing and climbs up the chain at intervals, the motor being 
s'erted and stopped through the agency of external contacte 
corresponding to its limits of position, — Technical Review, 


THE MACHINE-TOOL AND ENGINEERING 
EXHIBITION. 


( Continued from page 864.) 


Messrs, TANGYES, LTD. Birmingham, show in operation two 
electrically-driven machines. One is, an axle-turning lathe, 
height of centres 12 in., which admits between centres 108 in., and 
on which both ends of a wheel axle may be machined simul- 
taneously. The other is acentring and ending machine, which 


Fic. 21.—MoTOoR-DBRIVEN GEAR PLANER. 


will admit an axle of 9 in. diameter and 114 in. in length, which 
should be of interest on account of its high rate of production. 
Fig. 20 shows a Tangye heavy tramcar-wheel lathe, and the driving 
motor can be seen at the left-hand side of the illustration. 


Messrs. C. A. Hunton & Sons, London, are exhibiting a novel 
form of shearing machine, which is claimed to be an improvement 
on other forms of hand-operated machines. The firm is also 
putting on the market a rail saw machine which will be known as 
the "Limitax," and is showing for the first time a hack-saw 


— 


Fig. 22.—" FoRTUNA" Power НАСК Saw, 


machine to cut 8 in. by 8 in., which embodies all the advantages 
and improvements of the well-known Fortuna бір, by 6 in. saw 
that is fitted with a universal vice, and is illustrated in fig. 22. 
The net weight of this machine is 280 1b., ita shipping weight being 
approximately 50£ Ib., and the dimensions of its packing-case 
approximately 58 x 12 x 20 in. 
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MEsSRS. J. PARKINSON & Son, Shipley.—The well-known 
" Sunderland " system of gear-cutting is a generating one using a 
rack-shaped cutter, which passes across the face of the wheel іп а 
planing action, producing teeth and spaces, and at the same time 
the blank or wheel being cut is rotated and the cutter advanced 
tangentially in unison, similarly to the rolling action of a rack and 
pinion. One cutter only is required for each pitch for any number 
of teeth required. The arrangement of the motor drive for a 
" Sunderland " gear planer is shown in fig. 21, from which it will 
be seen that an angle bracket is fixed to machined seatings on the 
main casting, on which the motor is mounted, 


THE LEA RECORDER Co., LTD., Manchester, has on show a small 
size combined indicating, recording, and integrating water meter, 
with a maximum capacity of 30,000 lb. per hour, of the type 
generally inatalled for the purpose of measuring boiler feed water 
as an aid to fuel economy. Another device that is shown workir g 
is the Lea coal meter, illustrated in fig. 23. The meter is fitted to 


Fig. 23.—LEA Сол: METER. 


а model stoker to show its method of working, and when used in 
conjunction with & feed water meter, two seta of figures are con- 
stantly available, from which the all-important data in every boiler 
house, lb. of water evaporated per lb. of fuel burnt, can be 
determined. 

The apparatus is designed to work with chain-grate stokers, and 
operates very much on the same lines as the well-known V-notch 
water recorders. Its action is based upon the theory that when 
coal is supplied to a furnace by means of a chain-gríáte stoker, the 
amount of fuel passing under the fire door may be regarded as a 
t ream with & oonstant width, but the depth and velocity of the 
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Fic. 24.—LEA Соль METER. 
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stream are subject to variation. The width of the stream is the 
width of the chain grate, the depth is the thickness of the fire, and 
the speed is the rate of travel of the chain grate. Therefore, if 
w — width of stream in ft. ; T — thickness or depth in ft. ; and 
v = velocity of stream in ft. per hour; then 1 ob. ft. per 
hour = w X T X V = cross sectional area x v. It has 
been found by experience that under ordinary conditions of working 
the fiow of coal under a fire door is, generally speaking, pro- 
portional to the thickness of the fire and to the velocity of the 
grate, and that the results are very consistent with what might be 
expected, theoretically. As w is constant, and T and v are the 
only variables, all that is required is some form of automatic 
integrating mechanism which will at all times take into account 
the two items T and v, and this is what the recorder does. As will 
be seen from fig. 24, the motion of the grate is transmitted by 
gearing to a epirally toothed drum, the pitch of the teeth of 
which is equal, or proportionate to, the maximum lift of the fire 
door, or the thickness of the fire н. A toothed counting wheel 


gearing with the spiral drum blow, and with a counting box above, 


is mounted on a rod directly connected with the flre-door; as the 
latter is opened or closed, the counting wheel is moved to and fro 
aterally across the spiral drum, which causes the whee! to revolve, 


more or less, according to its lateral position. Assuming an 8-in, 
fire to be the maximum, with that thickness of fuel the counting 
wheel will engage with all the teeth of the drum; with a 4-in. 
fire the counting wheel will only engage with half of them, and 
if the flre-door is shut the counting wheel and drum will not 
engage at all. Therefore, it is claimed that for all variations in 
the thickness of the fire, or in the speed of the grate, the number 
of revolutions of the wheel will be proportional to the total cubic 
feet of coal that is passed, and by means of proper constants for 
the units shown on the counting dials, the total quantity can be 
determined closely. The apparatus occupies little space, as shown 
by fig. 23, it need not be attached to the boiler itself, is easily read, 
requires no skilled-ettention, and the wearing parts аге few. The 
makers give а guarantee of accuracy to within 5 per cent., and it 
is claimed that actual weighing is not more exact unless fine 
corrections are made according to the varying moisture content of 
the coal. One standard instrument serves for all boilrs; the 
recording is in plain figures and is cumulative. The value of the 
unit is found by experiment, for example (the figures are fanciful), 
assume that a weighed or measured ton of coal is passed through 
in 97 revolutions of the counting wheel, then the total count for а 
day, week, &o,, is divided by 97 to find the number of tons con- 
sumed by each boiler. The meter should prove extremely useful, 
in co-operation with other recording instruments, especially in 
checking the performances of individual boilers. 


THE WESTMINSTER TOOL AND ELECTRIC Co., London.— Although 
not a direct exhibitor, one of the firm's “super” electric drills is 
on view on the extremely interesting stand of the SKEFKO BALL 
BEARING Co., LTD., as the firm's Mark I series of drills is fitted 
with these ball bearings throughout, The drills, which are in use 
in many British shipyards and general engineering works, are 
driven by powerful electric motors, and have proved very useful for 
such work as drilling, counter-sinking, reaming, &o., and on test, 


Fic. 25.—" WESTOOL" PORTABLE ELECTRIC DRILL. 


the following work has been easily performed with them. The 
No. ЗА machine drills 2-in. holes in mild steel 1j; in. deep in one 
minute, with an average current consumption of 3,000 watts. For 
the No. 2 drill the makers are using the same motor which they 
have fitted for the past five years to their old No. 3 pattern, so that 
the reserve of power is a practical safeguard against burn-outs. 
The No. 1 drill is undoubtedly an extremely handy little tool ; it 
will drill j;-in. holes in steel 2, in. deep per minute, with a 
current consumption of only 875 watts, a creditable performance 
The particular type of р.с. drill illustrated in figs. 25 and 26. 


292 
n 
| 


77 


ШШ 
и: 


Fia. 26,—" WISTOOL D.C. DRILL. 
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weighs only 60 lb. and all its parts are interchangeable; it is 
fitted with a No. 3 Morse taper, will drill 1}-in. holes in steel, 
and expand tubes to 4 in. The gears sre ао arranged that by 
exchanging the two pinions, without alteration of wheel centres, 
two-speed ratios can be obtained—one the standard for ordinary 
drilling and reaming work at a speed of 160 R.P.M., and the other 
for tube expanding or tapping work at а speed of about 80 B.P.M. 


. 416 


THE ELECTRICAL REVIEW. гта, вт. No. 9,235, Вигтимвев 24, 1990 


The feed screw in the No. 3, Mark I, 1920-pattern machine illustrated 
is placed in a separate chamber parallel to the field poles and 
armature. This arrangement enables the overall length of the 
drill to be reduced to 1365 in., and the effective length of feed 
increased to бір. ; it also permits an oval shape for the drill body, 
which renders it specially suited for corner drilling. The gear 
case, top bonnet, and drill body are made of special alloy steel, 
giving the necessary mechanical strength to the tool. The 
armature core is made of iron stampings with former-wound 
double silk-covered wire coils. A shrouded fan is fitted at the 
lower end of the windings, which produces а strong draught of 
air not only round the windings, but also through the ventilating 
holes provided in the core stampings and commutator. Carbon 
brushes are used, mounted in spring holders fitted to an insulating 
plate secured to the body, leaving the top bonnet free to be 
removed without disturbing the brushes or their connections. The 
coils are former-wound, well taped and impregnated with insulat- 
ing varnish. The switch is of strong design and of the double- 
pole drum-contact type, with a quick make and break action and 
positive on and off positions complying with the Home Office 
requirements. The switch can be supplied suitable for running in 
either direction if desired. The drills are made in various sizes, 
and each is supplied with & Morse taper socket, safety cable con- 
nector, and a length of C.M.A. “ cab-tire" cable containing an 
earth wire. 

Messrs. H. BERRY & Co., LTD., Leeds.— Amongst the exhibits on 
this stand an electrically-driven furnace charger is on view, 
designed to push billets through a continuous furnace, and is shown 
complete with safety tappet arrangement. It is driven by a 
5-B.H.P. motor, has a 4-ft. stroke, and is capable of developing 
power up to 4 tons and feeding at the rate of 10 ft. per minute. 
Another exhibit is an hydraulic pressure-pump of the portable 
electrically-driven type, the drive being through worm gearing. 
The set is completely fitted as a self-contained unit for such 
purposes as boiler testing, &c. 

Messes. E. Brook, LTD., Huddersfield, have on view a range 
of А.С. motors wound for single, two and three-phase, and 
ranging in size from 1'5 to 100 н.р. The machines shown com- 
prise the following :—A 15-H. P., 115-volt, 50-cycle, 950-R. P. M. 
weather and drip-proof motor and a 50H. P. pipe-ventilated 
machine having a fan internally connected with the rotor, suitable 
for use in chemical and very dusty works. The totally-enclosed 
1˙5. Hf. P., 950-R. P. M. Loom motor shown, as its name indicates, is 
suitable for textile works, and is fitted with a belt cradle. A 
double helical reduction gear, ratio 6:1, is on view, fitted to a 
5-H.P. motor, and also a spur gear placed on top of а 3-н.р. machine, 
The 10-H.P. vertical motor is suitable for driving hydro-extractors 
and the like, while the 60-H.P. low-speed one is of the ordinary 
protected type, but fitted with & third bearing, bedplate, and rope 
pulley. The firm's standard non-automatic starters are attached 
to the two small buffing machines shown, which have extended 
shafts at each end and are wound for single-phase. The stator of a 
100-H.P. motor is also exhibited, with its windings exposed to 
allow of examination. In the centre of the stator is placed a !-H.P. 
machine to show comparison. 


(To be concluded.) 


NEW PATENTS APPLIED FOR, 1920. 


(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serton-Jones, O'DriL АКО 
SiàruxNS, Chartered Patent Agents, 285, High Holborn, London, М.С. 1. 


25.444. © Motor. controllers." — Cutler-Hamnmier Manufacturing Co. and 
Igranic Electric Со. (Cutler-Hammer Manufacturing Co.). September 3rd. 

25,445. '' Rheostats." Cutler-Hammer Manufacturing Со. and Igranic Elec- 
tric Со. (Cutler-Hanimer Manufacturing Co.). September 3rd. 

25,446. Magnets.“ Soc. Anon. la Magneto Belge. September 3rd. (Bel- 
gium, September 3rd, 1919.) 

25,447. Ignition magnetos;" Soc. Anon, la Magneto Belge, September 3rd. 
(Belgium, September 3rd, 1919.) 

25. I. System for controlling relays for wireless high-speed. telegraphy, 
Kc. Siemens & Halske Akt. Ges. September 3rd. 

25.404. © Automatic electric sub-station svstems;" — Metropolitan-Vickers 
Electrical Co. (Westinghouse Electric and Manufacturing Co.) and Westinghouse 
Electric and. Manufacturing Co. September srd. 

25,465.  '* Polarised relay for controlling rotary. converters." — Metropolitan- 
Vickers Electrical Co. (Westinghouse Electric and Manufacturing Co.) and 
Westinghouse Electric and Manufacturing Co. September 3rd. 

25,466. “ Time-limit relays for electrical supply systems.” Metropolitan. 
Vickers Electrical Co. September 3rd. (U.S., September 3rd, 1919.) 

25,487. “ Number dials for automatic telephone stems.“ J. E. Collyer and 
E. A. Petithory and Siemens Bros. & Co. September gid. 

25. 0 J. Electric. batteries.“ II. Powell. September 4th. 

25.506. Telephone instruments," J. H. T. Roberts. September Ath. 

25,534. '' Rheostats for arc lamps of kinematograph machines." II. W. 
Baker. September 4th. 

25,537. Electric lamp fittings." A. S. E. Sedgwick. September 4th. 

25.539. Method of fixing insulating rings on shafts.” Naamlooze. Vennoot- 
schap Electrotechnische Industrie voorheen (W. Smit & Co.). September 4th. 

95,545. © Electric regulating systems.“ British Thomson-Houston. Co. 
(General Electric Co.) and General Electric Co. September dth. 

25,952. *' Electric lighting of motor-cars, &e. T. W. Rikard. September 
4th. 

25.573. Providing high-frequency. alternating currents" . M. Taylor., 
September 6th. 

25.50 9. ** Trolles-heads of electric tramcars,; Хе А. Harwood. September 
6th. 

25.623. Insulators for supporting electricity. conductor wires, telephone 
wires, &c." H. de S. Himmelstyerna and K. M. Scott (Himmelsijerna). 
September 6th. 

25.624. '' Electromagnetic wave-receiving sv stems.“ Radio Communica- 
tion Со, and J. Scott-Taggart. September 6th. 


25.6027. “ Device for indicating interruptions in electric circuit." W. E. 
Bottom and. М. Н. Goldfarb. September 6th. 

25,60. '' Electric transforming systems or devices.” 
September. 6th. 

25,663, “Sparking plugs." A. G. Brown. September 6th. 

25,072. '' Field. magnets. for maginetoelectrie machines, inductors, ignition 
apparatus, &e Philipps AkKt.-Ges, September 6th. (Germany, September 
6th, 1919.) 

25,708. '' Dynamo-electrie machines.” 
and N. Pensabene. September 7th. 

25419. " Ventilation of dynamo-clectiic machines.“ A. B. Field and 
Metropolitan-Vickers Electrical Co. September 7th. 

25.77. Means for magnifying changes in electric currents.” A. Orling. 
September 71h. 

23,746. '' Sparking plugs.“ C. Andrenson. September 7th. 

25. 7% Staring polyphase asynchronous electric motors.” 


H. B. Brooks. 


Electro-Dy namic Construction Co. 


e Akt.-G« s. 
Brown, Boveri, et Cie. September 7th. (Switzerland, September Sth, 1919.) 

25.26. Electric accuntulotors.’? W. II. B. Stevens. September 8th. 

25. K 6. Electric cooking appliances.“ A. C. Hammonds and M. J. Марџ. 
September Sth. 

25,86]. t Starting and lighting systems for motor. vehicles." H. M. Ains- 
worth and Soe. Anon. des Anciens. Etablissements Hotchkiss et Cie. Sep- 
tember 8th. 

25,872. t Battery-chargings switch." J. Atkins. September Sth. 

25,875. Comanutators. of Ford engines." I.. EF. Lainbert. September Bth. 

25,887, M. Mosely. September. Bth. 

25. ND). FEaectrical cutting machines.“ R. 8. MacGregor and J. Wass. 
September 8th. 

255.916. Sparking plugs." F. W. Schroder. September 8th. : 
25,956. “Telephone call meter carier.” II. B. Merton. September 9th, 
25,959. “ Sparking plugs." S. Remus. September 9th. 

25,962. '' Eleciric Limps for motor cars, &c™ H. Rottenburg. September 
9th. 

25,965. “© Operating electrodes. of electric furnaces.” J. 
Electro-Metals, Ltd. September 9th. 

25,967. '* Method of operating luminous electrie discharge lamps, &c.““ 
Е. Schaeffer. September Sth. (Germany, September Yth, 1919.) 

25.977. Electrolytic rectifier cell.” J. Kremenezky (firm of). September 
Uh. (Austria, March 14th, 1918.) 

25,988. “ Magnetic separators.” C. Clarke. September 9th. 

20,007. '' Method for generating electricity," E. E. Dutt. September 9th. 

26,008, 8 Method for conversion of. latent heat into electricity by thermo- 
electrical apparatus." E. E. Dutt. September Mh. 

26,0385. “ Electric switches, Kc.“ Electric Control, Ltd., and J. J. Fisher. 
September 10th. 

26,0386. '' Electromagnetic apparatus." R. E. 
Creed and. Creed & Co. September lorh. 

26.043. Mounting clips for clectrical switehgear.“ W. J. Line and J. H. 
Tucker & Co. September 10th, 

26,044. “ Contacts for electrical switches.“ W. J. Line and J. H. Tucker 
and Co. September 10th. 

4007. '' Method for conversion of latent heat into electricity.” E. E. 
Dutt. September 10th. 

26,0600. Iligh-tension transformers." A. C. Gunstone. September 10th. 

20,094. “Erecting ignition and accelerating: combustion in thermo-dyna- 
mical prime movers," 5, Ruzicka. September 10th. 

26,104. *' Electrolytic cells for production of chlorate of alkali metals.” 
J. T. Barker and United Alkali Co. (Barker). September 10th. 

26,113. “ Electric ignition." F. H. Richards. September 10th, 

20,117. *'' Electric power transmission." A. M. Taylor, September llth. 

26,148. '' Control systems for electric motors." S. Gowan and Metro- 
politan-Vickers Electrical Со. and L. Miller. September llth. 

2½. 154. Magneto-electric machines.“ British Thomson-Houston Со. and 
A. P. Young. September llth. 

26,156. “ Apparatus for stating synchronised asynchronous motors.“ Com- 


* Electric. pramophones.™ 


4 


A. Davey and 


H. Carpenter and F. G. 


‚ pognie Général Electrique. September IIth. (France, September 20th, 1919.) 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


A914. 


6.439, '* Filaments for incandescent electric lamps and methods of making 


the same.” British. Thomson-Houston Co. (General Electric Co.). March 


13th, 1914. 
1918. 


58b. Eleetrie switches.“ A. H. F. Perl." October 24th, 1918. (Cognate 
application, 17,404 IN.) 49.701.) 

10.290. '* Fonie relays." W. II. Eccles and F. W. Jordan. June 21м, 1918. 
(1 49,702.) 


207468. C Electrical | furnaces.” F.M. Fabrica апала Automobile 
Torino, December 2th, 1917. (2b 485.) 
1919. 
5. 1. „ Балеа furnaces," . I. V. T. Fabrica абала Automobile 


(134.810) 


Torino, November 2nd, 1918. (Addition to 121.485.) 
March Irth, 1919. 


6.407. ©“ Pigh-tension insulators, R. M. Johnston. 
LTE.) 

11. S. Ct Ehaid pressure brake apparatus. British Thomson-Houston Со, 
(General [есте Co). May wth, 1919. 1149.72.) 

12.153. * Meins for covering or coating electric conductors, wire, and the 
like with liquid or plastic materials. F. C. Cook. Мау T4th, 1919. (149,736.) 

sS. Pool for electric cable stripping. G. H. Scholes and E. A. 
Claremont. May Toth, 119. (149,239) ' 

13.620. ** Coil winding mechanism.“ Тагал Electric Co. and S. Wright. 
May 28th, 1919. (140, 7:60.) 

13,773. UCbdephoene Sv stems,“ Ray Automatic Telephone Со, G. H. 
Besont, B. B. Johnson, and F. M. Ward. Mavy Anh, 1919. (149,800) 

13.795. "Insulators for overhead transmission lines such as telegraph and 
telephone line wies.“ E. А. Chantlr. May ЗГ, 1919. (049.801) 


A920. 
665. “ Encine starters.“ Eclipse Machine Со. August And. 1219. (147.305 1 
7.417. Blecrie mute fürn sees; October. Аһ, EHA. (Dis ded applica- 
tion on 146,673.) J. К. €. August. 64.83) 


7.45. ' Electric motor control" J. FP. Tritle. 
WATT. "Fhetricillyceperated— timcaontroll d. switches" L. J. 


May I2rh, 19.0. (149,903 4 


June Gth, 1919. (144.612) 
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the country than the Bedouin of the desert. 


A NEW ARMISTICE ? 


WE suppose more has been written on the subject of in- 


dustrial unrest during the last year or two than on апу. 


other. Whichever way the editor turns in his office or 
out of it he is met with books, pamphlets, or newspaper 
articles relating to it, the cost of printing and paper 
notwithstanding. And why? Because, we optimistically 
will say, men are legitimately in search of those better 
conditions of life for which we all long, and because, we 
pessimistically would add, they are prevented from at- 
taining those better conditions by the after effects of the 
costly war which spread the desire and determination 
to hasten the millennium. These are the legitimate 
causes of unrest. There are others, among them being 
the activities of а minority—a small minority, we be- 
lieve—of extremists and idealists, some of smooth and 
cultured speech, some of inflammatory oratory and 
coarse threatenings. Mr. Barnes last week rightly told 
such that they no more represented the democracy of 
But their 
influence has to be counteracted, and it has again and 
again been successfully met by men of the working class 
who have troubled themselves to study economic and 
industrial questions, and as a consequence advocate sane 
and safe measures of reconstruction rather than quack, 
or will-o'-the-wisp, remedies. They prefer to repair 
the house in which they live rather than to pull it 
down before the one they wish to take its place has 
even been designed. 

А contributor in this issue discusses the importance of 
propaganda, and in this connection we are reminded of 
the vast literature that has appeared and is still appear- 
ing on the industrial questions of the times, but which 
we fear fails to reach the eyes for which it is prepared. 

We have before us as we write, one more pamphlet 
which is thoroughly deserving of study by all engineers 
just now. It is an attempt by Mr. D. A. Bremner, 
Director of the British Engineers’ Association,“ to 
diagnose the industrial unrest disease, to describe its 
symptoms and effects, and to set forth his own ideas re- 
garding suggested remedies. It will not meet with 
unanimous approval, but that is a merit rather than a 
defect, for the man who pleases everybody really utters 
little more than generalisations or sweet nothings. Ме 
commend the pamphlet to our readers' attention, for it 
is brief, and being free from the verbiage that some 
reconstruction writers see fit to employ, it gets home 
with ideas that at any rate stimulate thought, and that 
is all to the good. 

Mr. Bremner, às а result of his diagnosis of the 
disease, finds it to be a morbid state of feeling, an 
affection of the mind, complicated by ignorance. А 
difficult case to deal with. The recovery will necessarily 
be slow, and the use of quack remedies may produce 
disastrous consequences. Industrial unrest, he holds, 
is due to impairment of the reason and a 
weakening of the sense of moral responsibility; 
vet the treatment required is an appeal to reason, 
and that can only succeed if the mind be suffi- 
ciently trained and educated to respond. Let it 
not be imagined that dissatisfaction with an exist- 
ing state of things is necessarily a disease. It may be 

a sign of health and vitality in the nation—an expres- 
sion of the will to progress. But it is possible that dis- 
satisfaction with a state of comparative well-being mav 
be destroyed by the fear of losing it; that contemptuous 
defiance of an under-estimated danger may be converted 


The Pathology of Industrial U nrest, with some special 
reference to the Engineering Industry," by D, А. Bremner, 
British Engineers’ Association, 3d. 
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into а fearful prudence by the revelation of its real 
nature; and that disinclination to work may be over- 
come by love for one’s dependents, or by the selfish fear 
of bodily privation. 

The writer puts before us in his pamphlet a number of 
measures which, if promptly and skilfully applied, he 
considers should help to restore the industrial world to a 
normal state of health. The education of all classes 
in the laws of industrial and national economics 
governing the material well-being of civilised communi- 
ties in general, and of our own peculiarly situated 
nation in particular, is one urgent matter, but we can- 
not look for immediate results in this direction. The 
pernicious teachings and propaganda of extremists, 
cranks, and revolutionists must be conibated and coun- 
teracted. Causes of legitimate discontent should be 
voluntarily removed or mitigated. There should be a 
continuous appeal to all that is best in human nature 
to secure support for sane, practical reconstruction, and 
less publicity should be given to.the passionate utter- 
ances of the agitator. Wholesome interests and healthy 
recreation should be provided which will induce ив 
all to divert our attention from the perpetual study of 
the anatomy of discontent, and so we will write no more 
pamphlets on the subject. 

Mr. Bremner regards the organisation of the em- 
ployers today as being contemptible in comparison 
with that of labour, and he calls for organisation in 
large groups, or as one great body, for planning and 
conducting a common defensive campaign. Presumably 


the B.E.A., the B.E.A.M.A., the F.B.I., and all Ше: 


other organisations are inadeqnate or unsuited to the 
purpose that he has in view. He advocates the negotia- 
tion of a general industrial armistice, whereby condi- 
tions could be stabilised, for at least twelve months, so 
that employers and employed might be able to concen- 
trate their energies on obtaining increased production 
which alone can save the country from economic disaster 
and the working classes from unemployment, suffering, 
and privation. He holds also that the presentation by 
the employers of a convincing case for capitalism, and 
of reconstructive proposals based on facts and figures, 
has long been overdue. ‘‘ Sooner or later sane counsels 
will prevail, and genuine reconstruction begin in one 
or other of the great manufacturing countries. The first 
to recover its stability and regain its power of progres- 
sion will be the fortunate one for which the future will 
hold promise and fulfilment."' 

An industrial armistice was called for shortly after 
the other armistice was signed. We can hardly say 
that we have had it—possibly history will prove that 
it was better to let the steam off as we have been 
doing. We have been getting through gradually, and 
possibly everv awkward position negotiated, without 
serious sacrifice of principle, means progress made 
toward settlement. Sooner or later we shall settle down 
to reasonable progress, and let us hope, prosperity. We 
might do far worse than arrange an industrial armis- 
tice now, to date from two years after the signing of that 
other armistice. 

Why not, as we stand again at that hour in November, 
silently remembering those who laid down their lives 
for us, resolve before Heaven that we will sheathe the 
_ sword of the industrial and class warfare for one year, 
and endeavour in the better atmosphere that would 
result to settle matters justly and amicably for the 
common good of all? 


Tramways in: 
European 
Countries. 


some European countries in the summer 
of 1920 was the subject of a paper read 
by Mr. Einar Hultman, of Malmo, before 
the annual Conference of the Swedish Tramways Asso- 
ciation, which has just been held in Stockholm. The 
author, who recently paid visits to Holland, Belgium, 
France, Switzerland, and Germany, stated that the tramway 
companies and other tramway authorities in nearly all the 


THE question of tramway studies in 


towns in these countries had begun to think about making 
alterations in the systems of fares, in order to render the 
tramways more economically supporting, as the financial 
results almost everywhere represented “poor business." 
He was of opinion that, with the present system under 
which the conductor went about the car to collect fares, 
and with the continuance of transfer tickets, it would be 
very risky to increase the size of the cars (single deckers) 
to any extent. It was already frequently difficult for 
conductors to collect all the fares, and, therefore, only a 
simplification of the ticket system would be able 
to render it possible for the size of the cars to 
be increased. In the meantime, the conditions were 
such that the fares could not be raised at the same rate as 
the advance in the cost of living, without bringing about a 
decrease in the traffic, which might have fatal results. It 
had been found in different countries that the basis fares 
were appreciably below the cost of living. As а conse- 
quence, the tramways, which had to pay their personnel full 
compensation to meet the increased cost of living, and had 
also to follow the high prices in the matter of all expenses, 
could not reckon on getting their receipts on a level with 
the working expenses. Simplification would take place if 
the conductor could collect the fares of 70 passengers 
instead of 40, which could also be done by a “stationary " 
conductor, by the adoption of uniform fares and the booking 
system, and by the co-operation of the community to the 
largest possible extent. 


THE plea made in the Presidential 
Address to Section B (Chemistry) of the 
British Association this year, that 
industrial undertakings should subscribe more liberally 
towards pure research in their particular branches of 
industry, is one which deserves attention from more than 
one aspect in all industries. The argument put forward іп 
appealing for this financial support for pure research is 
always based on the incontrovertible fact that it is upon 
the work of pure science workers that most of our great 
industries have been founded. Therefore, industry as a 
whole should support scientific research as distinct from 
industrial research. Probably the most striking case in 
point of an industry being founded upon the work of a 
scientific man who, at the time, had no anticipations of the 
kind, exists in the electrical industry, and it is often quoted, 
i.e., Faraday’s discovery of electromagnetic induction, which, 
of course, led to the dynamo and all that followed from 
that practical invention later. The position of scientific 
research in this country at the present moment is none too 
happy despite the importance of it as revealed by the war. 
Indeed, in this, as in many other directions, most of the 
good intentions engendered by war conditions have had the 
bad habit of being forgotten now that the war is over, and, 
be it fairly added, the minds of our industrial men are 
harassed by conditions directly affecting their future, which 
were not contemplated, say, two years ago. It was partly 
because scientific research as carried out in our universities 
and other places, apart from works research with an 
immediate commercial object in view, was so badly 
supported that the Department of Scientific and Industrial 
Research was established. That body, as we know, has 
provided, and still provides, в certain amount of money 
for scientific research, but for the most part those pieces 
of scientific research work which it finances, have а 
reasonably definite object in view in the commercial sense, 
although the results would be of general application. On 
the other hand the Department has financed in a generous 
manner, on the «(1 for £1 basis, the industrial research 
organisations which have been formed; indeed, it is 
complained by the pure-research people that the tendency 
is all towards assisting industrial research to the disadvan- 
tage of scientific research. However that may be, it would 
appear that the demand for funds for scientific research 
is none the less urgent, notwithstanding the existence 
and the assistance of the Department of  Scientitic 
and Industrial Research, and our universities, which are 
necessarily most concerned, find themselves compelled to 
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appeal to industry for help. As an abstract proposition, it 
is undeniably the duty of industry to support scientific 
research in every possible way. Most industries are now 
conducted by men who are fally conversant with the manner 
in which technical progress and prosperity follow upon 
scientific achievement, and for that reason there is some hope 
that the position will be viewed in the right perspective. 
At the same time, whatever excuses industry may have had to 
offer for ita lack of support to research in pre-war days, the 
fact now is that conditions have changed in a manner not 
anticipated by the majority, and it would not be surprising 
if a certain amount of callousness were to make iteelf 
evident with regard to financial assistance to anything from 
which a hard-headed business man could not see an almost 
immediate, or, at any rate, а direct return. Heavy taxation, 
high cost of materials, and high cost of, and trouble with, 
labour, have left most business men in no mood to regard 
this question of scientific research—and many other similar 
matters—in the same light as under normal conditions. 
Scientific research is a wide term, and one not easy to cir- 
cumscribe in its scope. The recent example of a large firm of 
chemical manufacturers in voting £100,000 for pure scientific 
research has been quoted several times in this connection, 
and it is one which might well be followed by other wealthy 


companies, but the one difficulty those who are most con- 


cerned with scientific research will always be up against, ig 
that no limit can be set to the amount they require. They 
are, of course, prepared to snatch up any crumbs which may 
fall their way in the shape of subscriptions, and, as a general 
proposition, we agree that industrial firms might well spare 
a little in this direction, although they will, no doubt, at 
the same time be subscribing to the funds of their particular 
industrial research association. 


THE Electricity Commissioners have 
now before them many applications for 
sanction to increase the statutory maximum 
prices laid down in Provisional Orders. 

The applicants have been required to furnish pretty full 
statements of accounts, both of capital and revenue, so that 
the Commissioners evidently mean to take the correct 
course of forming their decisions’ on a basis that will give a 
reasonable rate of profit to the undertakers. But whether 
the result will be satisfactory depends upon what views 
the Commissioners take of a “ reasonable rate." 

Following upon interviews between the Commissioners 
and the representatives of certain undertakers, an impres- 
sion has got about that the Commissioners have adopted as 
a standard a dividend of 5 per cent. and a depreciation rate 
of a similar amount as adequate. This impression is 
causing a feeling akin to dismay on the part of supply 
companies, especially those to whom the lighting load is 
still the predominant portion of their business. 

These companies, like most supply undertakers, are faced 
with demands from new consumers, involving new capital 
expenditure for plant, mains, and services. How is capital 
to be found now for a business in which the divisible profits 
are limited to 5 per cent. ? 

Government securities can be bought to-day, redeem- 
able in a few years, which give an equated yield of 6} per 
cent. throughout, including the difference between the market 
price and the redemption rate. Industrial concerns, too, 
are offering preferred securities yielding 8 per cent. What 
chance is there for an electricity supply concern to attract 
capital at 5 per cent. ? 

Supply companies cannot possibly go forward with their 
schemes of extension while they remain under this apprehen- 
sion. The stagnation forced upon them during the last 
few years must continue. : | 

It has to be said that this view of the Commissioners ав 
to allowable rates of profit, whilst at the moment it relates 
to the maximum price question, and, therefore, mainly to 
the lighting load, is likely to have wider extension in the 
future. Under the Electricity Supply Act of 1919, and 
such amendment as it may receive in the immediate future, 
the Electricity Commissioners will be the eventual arbiters 
of supply prices generally for every purpose. Obviously, the 
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* cheap and abundant" supply which it is their duty to 
develop cannot be given unless the market rate of capital 
can be promised by the undertakers. This is true for 
every class of undertaker—municipal, company, or joint 
authority. 

It seems highly desirable that the Commissioners should 
relieve the apprehensions which have been raised by а 
declaration that it is their policy in dealing with prices to 
allow for all capital a rate of return equivalent to that which 
rules in the market for similar investments. Otherwise the 
essential flow of capital into the industry will inevitably be 
dried up at its source. 


ACCORDING to the law of December 
91st, 1919, concerning the socialisation of 
the electricity supply industry, a Bill has 
to be prepared for the genera] regulation 
of the industry, and to be enacted by the beginning of April 
next year. Reporte on the suggested regulations have 
been made by representatives of the State electricity 
industry, the municipal electricity departments, and the 
private supply companies at the first sitting, which has just 
been held at Berlin, of the Advisory Council set up under 
the law of last December. The meeting was convened by 
the Minister of Finance, and after the reports had been dis- 
cussed, 8 committee was appointed to advise the Minister in 
connection with the impending legislative labours. It is pro- 
posed to submit the Bill for the consideration of the Federal 
Council of Economy (Industrial Parliament) in the present 
year, во as to permit of its being laid before the Reichstag at 
the beginning of 1921. 

There are no indications at present as to the possible form 
the proposed regulations will assume. In the meantime, the 
opinion is growing in industrial circles that it will be 
impossible at any time to separate undertakings which are 
economically dependent upon one another, as for instan^e, 
collieries which are associated with iron and steel works, 
and that therefore socialisation of these particular coal 
mines is entirely out of the question. The same argument 
is now put forward with regard to those electricity supply 
works which are closely connected with pit coal or lignite 
mines. A typical instance has arisen in г t of the 
Rhenish- Westphalian Electricity Works Co., and the Rodder 
Lignite Mining Co. The former supplies a very large 
district from its generating stations, and an insignificant 
part of ita share capital of 60,000,000 marks is held by 
local authorities; funded loans amount to 33,000,000 
marks, and credits granted by local authorities reach a 
further sum of 78,000,000 marks. On the other hand, the 
mining undertaking, which has an ordinary share capital of 
45,000,000 marks, is one of the largest and richest lignite 
producing concerns in the country, and on the site of its 
Vereinigte Ville mine the electricity supply company years 
ago erected the Goldenberg generating station, which is the 
company's largest works, and is said to be the largest 
generating station in the West of Europe. 

The idea has now occurred to the directors of the 
two companies that the interests of suppliers of lignite 
and consumers of this fuel would be best served by the 
establishment of a working community between the two 
undertakings, as a preliminary step towards eventual amal- 
gamation. Atleast, this is the official version given out, 
but the real reason lies in an attempt to prevent the social- 
isation either of the electricity undertaking or the lignite 
coal fields in question. As the two concerns stand at present, 
they are practically inseparable, but it is desired to render 
the relationship still more intimate by the electricity supply 
company taking over the management of the mines, 
guaranteeing the latter a dividend at the rate of 24 per 
cent. per annum for 10 years, and having the right of entire 
absorption of the mines at the end of this period at a purchase 
price of 600 per cent. In fact, without spending or risking 
a paper mark for 10 years one of the most prosperous lignite 
undertakings in Germany is to be handed over to a supply · 
company which is controlled by the Stinnes group of pit 
coal producers, provided, of course, that the shareholders in 
the lignite company accept the proposal. 
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THE POWER OF PROPAGANDA. 


By “FEMINA” 


On November llth, 1918, the world was awakened from 
the hideous nightmare of war to a beautiful dream of 
peace, which perhaps lasted out the fateful year 1918. 
Then, like a dissolving view, it began to fade, and 
gradually gave place to a second nightmare—that 
darkest hour before the dawn. We begin to wonder 
whether we that have seen the war through are to behold 
the true dawn of peace, and to ask ourselves whether 
it is possible to create a desire for world-peace of the 
same burning intensity as that desire for world-power 
that has over and over again in the world's history 
taken possession of ambitious monarchs and their 
people. Surely there should be a will to peace as 
well as a will to power." Ibsen, in The Master 
Builder,“ asks: ‘‘ Don’t you agree with me. . . that 
there exist special chosen people who have been endowed 
with the power and faculty of desiring a thing, craving 
for a thing, and willing a thing so persistently and 
so inexorably that at last it has to happen?" We do 
agree with him, for we know that men of this type 
brought about the Great War, and also that men of 
this type won the victory. If we are ever to witness 
the dawn of a true peace, we must find peacemakers 
endowed with this power and faculty. The true peace- 
maker must be something more than a reconciler of 
contending parties, although reconciliation must be the 
first step. He must be a preventer of strife, and a 
creator and maintainer of a peaceful atmosphere. He 
has no easy problem to solve, but, as Campbell-Ban- 
nerman used to say: ‘‘A way will be found," given 
the right men and the right methods. 

‚ One of these methods that has as yet received far 
too little attention is the skilful use of propaganda. 
In this matter, as usual, the children of the world 
are wiser in their generation than the children of light.“ 
One good result of the Great War is that it has taught 
the world the value and the power of propaganda. But 
eur enemies realised this value and power long before 
we did, and used it to our disadvantage until Lord 
Northcliffe took our own propaganda in hand, and 
raised it to the level of a fine art. 

In matters concerning the domestic policy of this 
country Labour has made far more use of this weapon 
than capitalists and employers. Surely it is time that 
the ‘‘ hated bourgeois’’ and the ''loathly capitalist "' 
began to use this wisdom of the serpent in self-defence, 
to counteract the revolutionary and Bolshevist propa- 
ganda that is spreading over the community like an 
evil germ. In this work every man and every woman 
ean take part, for every human being has a sphere of 
influence, the extent of which depends on the character 
and personality of the individual. But, generally 
speaking, this influence is exercised unconsciously, and 
has yet to be stirred to the glow of enthusiasm and the 
white heat of fervour. 

Propaganda work opens out a new field of activity 
for writers and artists of all types, and especially for 
those who, while possessing undoubted talent, have not 
yet succeeded in getting their work accepted. News- 
papers and other periodicals must necessarily be limited 
in number, and most of these have already their regular 
contributors; but there is endless scope and endless 
variety for the efforts of the propagandist. 

There is no reason why propaganda in some form 
or other should not reach even the most out-of-the-way 
cottage in the country. To be effective it must. like 
religion, be made all things to all nen." No one 
should say to-day: '' Politics and industrial questions 
do not interest me,’’ for they are of vital importance 
to every household in the kingdom. There 15 already 
plenty of literature for the intellectual man, the man 
interested in polities and industry, and the newspaper 
reader. What is most wanted is propaganda of a 


lighter kind for the people who cannot be classed under 
any of these heads. 

In the section of the Times History of the World 
that deals with '' British Propaganda in Enemy Coun- 
tries," the secret of the success that attended this work 
is disclosed in one brief paragraph, in which it is 
shown that this success depended mainly on the close 
observance of two great principles:—(1) that pro- 
paganda . . . . should form opinion without opinion 
realising that it is so being formed "' ; (2) to tell... 
the plain truth, without suggestio falst or ‘ deft’ inter- 
pretation.” We shall do well to keep these two maxims 
in mind for observance both in our own country and 
abroad. To these two principles, I would add the 
exclusion of anything vindictive, offensive, or vulgar. 
We are hoping to influence friends and fellow-country- 
men. 

The success of the Woman's Movement affords a strik- 
ing instance of the power of propaganda of the right 
kind, for it prevailed notwithstanding the opposition 
of the Press. With certain exceptions, which women 


wil always remember with gratitude, the attitude of 


the newspaper Press was mainly hostile until the out- 
break of the war, when а change of policy became ex- 
pedient. Leading dailies either practically ignored 
the movement or opened their columns to hostile pro- 
paganda of the kind that I have deprecated, thereby 
greatly increasing the fierceness and bitterness of the 
controversy. 

There is more scope for variety in propaganda work 
of the lighter, more popular kind, than in that of the 
heavier, more serious type; but as yet much more effort 
has been made in the latter direction than the foriner. 
There have been lately several instances of well-chosen, 
well-written, and well-timed newspaper work. But 
literature of this type scarcely touches industrial dis- 
tricts, which are simply flooded with revolutionary pro- 
paganda for which there is no antidote. It is not too 
late to find one, but it soon may be, if we do not awaken 
to the national peril. Аз in the war, we shall perhaps 
do well to follow the enemy's example—with a difference. 
To begin with, we must make a study, as Labour leaders 
have done, of the art of persuasion. The word “ rhe- 
toric“ is to-day regarded with some suspicion, being 
not infrequently defined as ‘‘hot air." Yet there 
is no reason why this art should not be used for the 
cause of truth, as well as for throwing dust in people's 
eyes, and gaining assent to fallacies, half-truths, false 
assumptions, and sentimentalities. 

Among the most useful media for propaganda of the 
lighter type may be mentioned the leaflet, the pamphlet, 
the novel, or short story with a purpose, the film, the 
play, the poster, the cartoon, the advertisement, 
and last, but certainly not least, propaganda for 
children. In all these forms we shall do well to remem- 
ber Lord Northcliffe's advice to endeavour to“ form 
opinion without opinion realising that it is so being 
formed." Lecturing, sermonising, and talking 
down "' will not do, especially if it is hoped to influence 
working women who, considering their great importance 
in industry, have been far too much neglected by the 
propagandist. Amongst working women we must cer- 
tainly include the working man's wife, for. according 
to Sir Robert Hadfield, these wives are ‘‘ easily the most 
hard-worked class of the community.” Upon them 
the men’s efficiency as working men largely depends, 
and it is they and their children who suffer most during 
a strike. It must be brought home to them that they 
have the right to vote on any matter that vitally con- 
cerns them and their children. Women of this class 
would probably have a very slight chance of defeating 
Sir Oracle in argument, but they could at least offer 
fierce opposition to a strike that can only bring misery 
to them and their children. 

Propaganda in the Jeaflet furm should be brief, con- 
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cise, and convincing, and should have arresting titles 
and sub-titles, calculated to attract attention at once. 
In industrial districts there are illuminating “ inci- 
dents ’’ happening every day that might with advantage 
be used as object lessons, names, of course, being 
omitted. Also it might be worth while to turn a power- 
ful searchlight on to some of the catchwords and phrases 
so beloved by our agitators. Every large employer of 
labour should have, not only a ‘‘ publicity " depart- 
ment, but a propaganda department. 

The importance of propaganda for children has been 
emphasised by the recent miners’ ballot. We cannot 
blame the young and irresponsible pit-boys, for they 
have probably never been taught to take work seriously. 
The people to blame are those who solicited their votes, 
and were prepared to act upon them. In this matter 


of juvenile propaganda Labour has forestalled us, as 


usual. Several years ago there was a great outcry 
against Socialist Sunday schools. But would it not 
have been more to the purpose if we had set our own 
house in order, and made a better use of the opportuni- 


-ties afforded by State-controlled schools and Sunday 


schools? A character in Mr. Wells's book ‘‘ Joan and 
Peter " says: ''Give me the schools of the world, and 
I will make а millennium in half a century."' 

The British public can always be depended upon to 
show pluck and endurance in times of stress, but until 
now the kind of propaganda that might have prevented 
these crises has been wanting. Every man and every 
woman can help to ''scatter the good seed o’er the 
land." The fields are ready, but the enemy has been 
very busy sowing tares. 


THE FUNCTION OF THE EARTH IN THE TRANSMISSION OF ELECTRICITY. 


By CHARLES E. SNELL. 


THE experiments which are being carried out under the 
direction of Major-General Squier (United. States 
Army) with what is termed a system of open circuit 
“wired wireless, brings into prominence the question 
of the function of the earth in those systems which 
make use of earth plates. 

As it is probable that it will become ЕВ at no 
distant date to revise, if not abandon, many of the 
present ideas relating to the function of the earth con- 
nection, it is proposed to bring to notice the results 
of the experimental work done by the author, because 
it would seem that the method of attacking the problem 
which will be described is capable of affording a more 
sclentific basis for the explanation of the results ob- 
tained in practice. 

With a view to rendering the appreciation of the 
latter portion of this article relatively easy, an outline 
of the salient features of the subject will be given, ar- 
ranged in the order best suited to the circumstances, 
that is to say, irrespective of the chronological sequence 
of discovery. Before passing on, however, a pause may 
be made to acknowledge, in a general sense, the debt we 
owe to those early workers in the field of electrical science 
from whom we have gained so much, and to whom, in 
too many instances, so little was given. Fortunately 
for us, and perhaps even for them, their studies were 
not on а commercial basis, and they were content, there- 
fore, to seek patiently for results with neither the desire 
nor the need to invoke the aid of the lay Press in adver- 
tising their accomplishments; a course followed much 
too frequently in these days, and often with such haste 
that the advertisement precedes the result. 

In land line telegraphic practice, the earth connection 
principle is used to replace one of the two conductors 
which would otherwise be necessary, and the effects of 
this arrangement are а saving of wire and economy of 
battery power; the latter being due to the fact that 
with what is termed a good connection to earth 
the only resistance required to be taken into account 
is that of the one line wire and the associated apparatus. 

The history of this remarkable discovery is obscure, 
but it can be reasonably assumed that it dates back a 
considerable number of years—the year 1838 has been 
mentioned—and it is an indication of the difficulties 
surrounding the subject, that the present explanations 
cannot be regarded as satisfactory. 

It is usual to assume, when dealing with instances 
similar to that of land-line working, that one of the 
two following ideas suffices to explain the function 
of the earth connection, viz. : 

(a) The earth return may be к аз а perfect path 
having no resistance. The actual current is not to be con- 
sidered as traversing the earth between the two points, but 
the earth should be regarded as a vast reservoir of electricity. 
On this basis the supposed action of an earth return circuit 
may be expressed in the terms of this analogy :—Assume а 


long line of pipe, filled with water, with both ends dipping 
into the sea, and subjected to the influence of a rotary pump. 
With the pump at work, water is picked up from the sea 
at one end and discharged back again at the other. Let the 
rate be one gallon a minute. Every minute then sees one 
gallon of water picked up at one end of the pipe, and а 
precisely equal quantity discharged at the other. Water 
momentarily accumulates in the sea at one end, and its 
quantity is reduced at the other. The adjustment is one of 
general level between the two places, and it is, therefore, 
not a case of an identical gallon-a-minute stream going back 
through the sea in the samie form that it passed through 
the pipe. So with an electric circuit; at one end electricity 
is continually passed into the earth, 'and at the other con- 
tinually passes out in exactly equal quantities, the adjustment 
being one of level merely between the two ends of the 


. circuit. 


(b) The earth forms а path of practically no resistance, on 
account of the vast volume of material between the two 
plates. In this case the assumption is that the current actu- 
ally traverses the earth. 

A little reflection will show that both the ideas can- 
not be correct at one and the same time. Further, the 
analogy is defective in the first case, and none is given 
in the second. Yet they possess the merit of having 
satisfied all practical requirements, and there is no 
occasion to labour the point regarding their defects. 
Comment is made only for the purpose of indicating the 
position from a scientific point of view. 

Cable telegraphy does not appear to have any special 
idea of its own, so presumably it relies on one of the 
ideas just mentioned. | 

Take now the case of telephony. Modern telephone 
practice makes use of metallic circuits for the reason 
that such lines, if properly erected, are free from the 
serious defects peculiar to single or earthed-circüit lines. 
This suggests that the earth connection has here а 
different effect from what it has in telegraphy, and this 
is due to the type of current used in telephony, and to 
the sensitivity of the telephone apparatus. 

With the advent of radio-telegraphy, the function of 
the earth took on a new aspect, and the technical litera- 
ture devoted specially to this subject, generally puts the 
case more or less in this way, viz. :— 

The original open oscillator of Hertz did not employ 
the surface of the earth to form one plate of the circuit, 
his oscillator being of the linear or“ dumb-bell ’’ type. 
When, however, an earthed oscillator is employed as a 
radiator, the electrical properties become of great im- 
portance. It is then assumed that the depth to which 
the high- frequency currents penetrate into the substance 
of the "ground is not very great, so that it is necessary 
to deal with the conductivity or other properties of the 
upper layers only. The effective resistance of the earth 
is, therefore, greater than that of an ‘‘earth return’ 
for any low-frequency or direct-current system. Fur- 
ther, if the land contains iron ores or other magnetic 
material, the depth of penetration is enormously de- 
creased, so that the effective resistance rises very largely. 
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It is pointed out that the actual function of the earth 
in the propagation of the waves is а much debated 
point, especially as rewards the difference, if any, in 
the case of conductively earthed and balanced aerials. 
It is stated that it is not clear how much of the '' guid- 
ing effect, whereby waves are propagated round the 
curvature of the earth, is to be attributed to reflection 
from the upper layer of conducting air, and how much 
to the gliding action by which the bases of the waves 
are conceived to be attached to, and guided by, the 
conducting surface of the earth. 

Now earth current " telegraphy is practically the 
opposite of radio-telegraphy, so that the following ex- 
planation of this action forms a contrast. It was given 
in an article appearing in the Royal Engineers’ Journal 
for January, 1920, by Capt. L. C. Carus-Wilson :— 

If an electric current is sent into the earth at one point 
and leaves it at another it travels from one point to another 
not in a straight line, but along a series of curved paths. 
If the two free ends of the two wires attached to a receiving 
instrument are inserted into the earth at some distance from 
each other, and not far from the earth current just mentioned, 
they will have à difference of potential, and a current will 
flow through the receiving instrument. If it is a telephone 
current which flows through the earth, and if the receiving 
instrument is a telephone, then in the latter may be heard the 
message picked up from the earth.” 

It will be seen that the several ideas which have been 
quoted are very dissimilar, and have a particular, 
rather than a general, bearing on the essential point 
at issue. 

To complete the case it only remains to add that the 
principle of the experiments made by Major-Gen. Squier 
is stated to be the transmission of electric waves not 
through a conductor, but alongside it, 2.е., the waves 
are '' guided "' by the conductor. 

Telegraph practice, both land and cable, is firmly 
established in its claim to regard the earth return as 
representing a path of zero resistance, since actual con- 
ductivity measurements on lines of varying lengths give 
results in such close agreement with this principle, as 
to amount to confirmation. These circuits, therefore, 
have all the appearance of behaving almost exactly 
similarly to circuits made up of two wires with one 
half of the resistance, and the electrical efficiency of the 
earth return method is in accord with this condition. 

In telephone practice the case is complicated by the 
fact that the current is variable in frequency and am- 
plitude, and is subject to distortion and alteration 
effects due to the particular electrical characteristics 
of the line, which are, themselves, not necessarily con- 
stant. As a measure of the efficiency of transmission 
in two-wire circuits telephone engineers use the standard 
cable equivalent, which is a cable having certain speci- 
fied values of resistance, capacity, and inductance per 
mile. Thirty miles of this cable represents the limit of 
commercial speech. If one of the wires of a circuit of 
this type were removed and its place taken by an earth 
connection, the speech limit would most probably һе 
reduced, certainly not increased, so that in this case 
there is a loss of efficiency consequent upon the use of 
an earth connection. 

The sensitivity of the telephone receiver is such that 
it is much affected’ by extraneous currents, and so bad 
is this interference that for this reason alone, the earth 
is seldom used. On important circuits of any length 
careful '' balancing " is necessary when two conductors 
are used, and this requirement often necessitates the 
transposition and revolving of the wires. 

In the case of radio-telegraphy work, if it is taken 
that the ear can perceive a stream of energy of the 
order of 0.4 x 1076 ergs per second, and assuming that 
the air wires collect the energy from a. wave front of 
one square metre, the application of the inverse square 
law indicates that 2 watts should be audible on a flat 
earth at a distance of 3,200 kilometres. In practice 1t 
is found that something less than 20,000 times this, 
viz., 40 kilowatts can be heard at the distance mien- 
tioned under favourahle conditions. 

There are certain physical and economic factors 
which, by their influence, set limitations to the distance 
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over which it is practicable to transmit telegraphic 
signals or telephone speech waves, and it will be useful 
to state briefly the position in this respect. 

In land-line and cable telegraph working, the voltage 
which can be utilised without imposing an undue strain 
upon the insulation represents one limitation, and the 
effect of the line constants upon the speed of signalling 
represents the other. 

Any further increase in voltage is of doubtful economy 
if this action renders necessary a more expensive insula- 
tion. The practical method of overcoming the difficulty 
is to install repeaters by means of which the total length 
of the line can be divided into a number of independent 
lengths, and the signals atitomatically repeated forward 
from section to section. This method also overcomes 
the difficulty of the line constants (principally the re- 
sistance and capacity) with regard to the maximum 
speed of signalling. 

The importance of transmitting, unimpaired in form, 
the alternations originated by the sound waves imping- 
ing upon the microphone, is so great in telephone prac- 
tice that, with the usual devices, the practical limit of 
distance is quickly reached, due to the distorting 
and attenuating effects of the resistance, inductance, and 
capacity of the circuit. To render it possible to com- 
municate telephonically over distances comparing with 
those of telegraphy, a great deal of intricate research 
work has been necessary, and, although it is now pos- 
sible to telephone across the American Continent—a 
distance of nearly 4,000 miles—this is only accom- 
plished by means of two-wire circuits specially con- 
structed, equipped with expensive apparatus, and most 
carefully maintained in good condition, at very great 
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cost. The limitations of the line constants are overcome 
artificially, which means, simply stated, a substitution 
of less difficult limitations. 

The constants per mile of a circuit in a cable are 80 
much greater than those of an aerial line, that the limit 
of commercial speech over such a circuit is much less 
than is the case when using aerial wires, and there are, 
at present, difficulties in the way of applying the special 
devices used (for the purpose of improving the position) 
in the case of overhead lines. Not many years ago 
it was considered that the design of a microphone capable 
of standing a greater current without heating would 
help by making the initial amplitude greater, but this 
method, although quite practicable, does not afford an 


adequate solution, for the reason that the distortion 


factor remains, with the result that whilst the volume 
of the received sounds is greater, the words are indis- 
tinct, and therefore from a commercial va point 
of view there is no gain. 

In radio-telegraphy practice, the limitations. are of à 
special type. The primary power at the transmitting 
station can be increased to a value of the order of several 
hundred kilowatts, and the energy transferred to ue 
aerial in modern designs is considerable. 

It is the case, however, that the limitations with — 
to the actual propagation of the waves are a matter 
of much uncertainty, and there are many instances 
where equivalent transmitting plants differ greatly in 
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their effective range. The difficulties in this respect are 
considered to be due to the nature of the site, to the 
nature of the intervening earth, and to the electrical 
state of the atmosphere. ОЁ these the last is par- 
ticularly variable, and occasions wide variations in 
results. Despite the amount of observation work done 
with a view to establishing a mathematical formula to 
express the range of a station, the result has not been 
satisfactory. The formula as given is empirical, and 
the absorption factor which enters into it is decidedly 
speculative, even though it agrees with the results ob- 
tained in particular cases. The present use of amplify- 
ing devices at the receiving end, enables communication 
to be maintained under adverse conditions, but this is 
merely the principle of the relay similar to that adopted 
in the case of land-line and cable telegraph work. The 
same remarks apply to radio-telegraphy with the addi- 
tional difficulty introduced by the use of a microphone. 


A brief account will now be given of the experiments. 


which tend to show how the limitations mentioned may 
be avoided, and the efficiency improved in land-line, 
cable, and radio working. 

It was deduced, from a comprehensive series of con- 
trolled experiments, first, upon a conductive network 
earthed efliciently and permanently at one point only, 
and, secondly, upon a conductive network earthed at 
many points, that the earth connection principle re- 
quires modification in cases where alternating currents 
are concerned, and that the direction in which research 
work should proceed, was that of employing a single 
wire connecting the two sets of instruments indepen- 
dently of an earth connection. | 

Fig. 1 shows two oscillatory circuits, arranged as 
transmitter and receiver respectively, connected by a 
single wire. At the transmitting end it is essential that 
the connection be made at the particular point indicated, 
and the reason for this can be readily understood if it 
is borne in mind that the transmitting circuit must 
be left free to oscillate, and yet be able to part with 
a portion of its energy to the distant receiver. This 
requirement does not apply at the receiving end, but 
if the same instruments are used for sending and re- 
ceiving, the arrangement should be identical in order 
to avoid the necessity of changing over. If the con- 
necting wire is quite short—say, a few feet—then it 
will be found that the best signals are obtained when 
the capacity of the condenser in the particular design 
under review, is from 100 to 300 centimetres. With a 


capacity larger than this no reaction takes place. The. 


instruments having been adjusted to give the best 
results, it will be found that the introduction of a high 
value of inductance in series with the connecting wire 
produces no diminution in the strength of the received 
current, and similarly with capacity. Resistance does 
not produce any effect until values of the order of tens 
of thousands of ohms are reached, and then the signal 
strength remains at a good audible value over а further 
considerable range. 

Lengthening the distance between the two sets of in- 
struments causes them to tune in the ordinary way, 
that 18 to say, the variable condenser of the transmitter 
‘may be increased by steps up to several thousands of 
centimetres, and the receiving condenser will tune 
sharply at the same values, the signals being of extra- 
ordinary intensity. 

The connecting wire may be of small dimensions and 
indifferently insulated. The wire used was No. 36 
S.W.G., single silk-covered, and a considerable surface 
of the wire was rendered bare in the length experi- 
mented upon, which was approximately one mile. 
Subsequently the insulation was soaked with water over 
a great part of its length. Messages in Morse code 
were transmitted from and received at both ends, using 
wave lengths from 300 to 1,000 metres, and the results 
were uniformly good under all conditions. 

When the insulating covering of the wire was damp 
the signals were perceptibly increased in strength, but 
the tuning was unaffected. - 

Tests were then made to ascertain the effect of соп- 
necting to earth, and it was found that, with the wire 


directly on the surface of. the ground under the con- 
ditions just mentioned, the connecting of the wire to 
small metal pegs driven into the ground did not impair 
the signal strength, and did not affect the tuning. 
Moreover, with the wire broken, and the break bridged 
by means of a porcelain cleat, the effect was to reduce 
the signal strength to approximately one-third of the 
normal value, but the signals were still readable with 
ease. 

It was found, however, that if the wire makes con- 
tact with a mass of conducting material, such as a wire 
net or metal sheets, the experiments fail completely, 
irrespective of whether this conducting material is 
efficiently earthed or not. 

For instance, on permitting the wire to touch a small 
building constructed of galvanised iron with very poor 
connection to the ground, the signals were inaudible. 
The position of the contact is immaterial; it can occur 
close up to either of the instruments, or at any point 
between, with the same effect. Similar results are 
obtained if the wire is immersed in water having an 
appreciable conductivity, and this can be confirmed by 
means of a small tank of salt water into which a loop 
of the wire, partially bare, is made to dip. 

From the results the following conclusions appear 
to be justified : — á 

1. The earth connection is detrimental to alternating 
current work involving medium and high frequency 
(such as telephone work), and extremely so in cases 
where oscillatory conditions apply. 

2. For the transmission of electric waves over con- 
siderable distances, the most efficient method is to con- 
nect to two points by a conductor of limited dimensions, 
and this conductor must not make contact en route with 
any considerable mass of conductive material. 

Much, if not all, of the obscurity regarding the func- 
tion of the earth in the transmission of electricity is 
thus disposed of, and it would appear to be justifiable to 
say that the earth acts as an electrically charged sphere. 
The intensity of this charge is variable according to 
time and locality, and it is derived partly from within 
and partly from without the surface. 

The surface of the earth, taken as a whole, is equiva- 
lent to that of an imperfect conductor, but not so imper- 
fect as to be regarded as an insulator. Portions which 
may be composed of material having practically the 
properties of an insulator, are given the appearance 
of being partially conductive by virtue of the resident 
charge, and also, in the case of alternating currents, 
by reason of the capacity. 

Electric waves, formed and radiated from an aerial 
system, are at their inception so close to the charged 
surface of the earth, that they are subjected to a great 
degree of absorption as a result of that proximity. 

These remarks are intended to be suggestive of the 
lines upon which further, rather than final, investigation 
can proceed. 

It will eb observed that the suggestions made offer 
an adequate explanation of the better relative efficiency 
of the propagation of electric waves from airships, and 
the like; but it has to be borne in mind that even in 
this ease, the waves are not free from the effects due to 
the existence of an electrostatic and electromagnetic 
field. 

For the propagation of these waves over the surface 
of the earth, the single-wire method represents a way 
in which the limitations may be avoided, and it is clear 
that this also is the way in which the difficulties regard- 
ing the line constants, applicable to telephony, can be 
removed. Е 

The small power used (two 1.5-volt dry-cells) in the 
experiments, and the simplicity of the apparatus, are 
points of contrast with what would be necessary, if an 
aerial-earth arrangement were employed, and the ab- 
sence of amplifying devices is а special feature. 


The Trade Slamp.—According to the Financial Times 
a lack of foreign orders led to the discharge of 200 employés of 
Messrs. Marshall Sons & Co., at Gainsborough, last week-end. 
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EXTERNAL WASTING OF FUEL ECONOMISER PIPES. 


By EDWARD INGHAM. 


THE principal cause of deterioration of fuel economisers 
of the Green type is probably external wasting of the 
vertical pipes. Such wasting often takes place rapidly, 
and unless remedied may eventually result in fracture 
and explosion. 

Generally speaking, external wasting is caused by 
damp or moisture which is allowed to settle on the 
external surfaces of the pipes. The dampness may be 
brought about in several ways. For instance, the 
economiser may be placed in what is naturally а danip 
situation, with the result that the whole of the brick- 
work setting surrounding the econoniiser is more or 
less damp. It is well known that brickwork is porous 
and readily absorbs moisture, and hence if the setting is 
to remain dry, a damp situation must be avoided. 

In some cases, the setting becomes damp through 
allowing waste water from valves, &c., or condensation 
from the small engine which drives the scraper gear, 
to soak into the brickwork. 

Sometimes the soot chamber directly under the econo- 
miser is below the level of the drains, so that any water 
which is allowed to run into it cannot be drained off. 
Under such circumstances, the lower portions of the 
economiser will be constantly exposed to dampness, and 
to overcome the difficulty it will be advisable to dig а 
well near to the soot chamber, and provide a connection 
by means of which the water in the chamber can be 
carried off into the well. Arrangements will, of course, 
have to be made for emptying the well trom time to 
time. : 

Another way in which the economiser becomes damp 
is by condensation of the steam contained in the furnace 
gases, and the damp arising from this source is the 
most usual cause of external corrosion of the vertical 
pipes. The tendency to set up corrosion from this 
source of damp is frequently very much aggravated 
by the fact that the coal used for firing the boilers 
contains much sulphur, in which case the waste gases 
passing through the economiser chamber will probably 
contain sulphur dioxide or sulphur tri-oxide. The 
latter, in combination with steam, are liable to form 
sulphurous and sulphuric acids, which are extremely 
corrosive, and which шау reduce the thickness of the 
tubes to а serious extent in a short time. 

It will be understood, therefore, that all possible 
precautions should be taken to guard against condensa- 
tion of the steam contained in the furnace gases. The 
vertical pipes are, of course, at approximately the 
same temperature as that of the water contained in 
them. The lower this temperature is, the greater will 
be the tendency for the steam to condense on the ex- 
ternal surfaces of the pipes. In the great majority of 
economisers, the water enters by a bottom branch pipe, 
and rises simultaneously up all the vertical pipes. In 
such, the water will be very much colder at the feed 
inlet end than at the other end of the econonier. 
Hence, the pipes at the feed inlet end are in most cases 
those most liable to suffer from external wasting due 
to condensation of steam in the furnace gases. 

In some economisers, however, matters are so arranged 


that the water first enters the top of the first group of ` 


pipes, passes down to the bottom, and then rises up 
the remainder of the pipes. In such cases, the trouble 
will be usually met with near the tops of the first group 
of pipes, where the cold water enters. 

Obviously the tendency for condensation and wasting 
t» take place will be greater the lower the temperature 
of the entering feed. Experience appears to show that 
in most cases, wasting will not take place to any appre- 
ciable extent if the feed water is not allowed to enter 
the economiser at a lower temperature than 90 or 100 
deg. F. Much, however, depends upon the prevailing 
conditions of working. Whilst in some cases no harm- 
ful effects result when the temperature is only 90 deg., 


in others, severe and rapid wasting oceurs when the 
temperature is as high as 130 deg. 

Ав already stated, much depends upon the conditions. 
If the economiser is set in a dry situation, and the 
gases contain little moisture, corrosion is not likely to 
occur with an inlet temperature of 90 deg. The worst 


conditions obtain in economisers which are set in a 


damp situation, and which work in connection with 
boilers fitted with steam jets for accelerating the 
draught, and in those which are heated by the gases 
from refuse destructors. In the former case, the steam 
jets add considerably to the steam naturally present in 
the furnace gases; in the latter case, not only do the 
gases contain a large quantity of moisture, but thev 
also contain certain corrosive ingredients, and under 
such circumstances it is highly desirable that the tem- 
perature of the water entering the economiser should 
not be less than 130 deg. F. 

When the feed is passed through a feed-water heater 
before going to the economiser, or when the condensed 
steam from а condensing engine is used as the feed 
the temperature of the water when it reaches the econo- 
miser will be in.most cases so high that trouble from 
corrosion will not be experienced. In other cases, how- 
ever, the water will be comparatively cold, and some 
means of raising its temperature the desired amount 
must then be resorted to. Опе method of doing this 
is to connect the delivery pipe of the economiser with 
the suction pipe of the feed pump, by means of small 
wrought-iron piping provided with a stop valye. In 
this manner, some of the heated water leaving the 
economiser may be mixed with the cold water passing 
to the-feed pump. "The stop valve referred to will enable 


Fig. 1. Fia. 9. 


the engineer-in-charge to regulate the quantity of hot 
water passing into the cold feed, so as to raise the 
temperature of the latter to what is found by experience 
to be necessary for preventing condensation of the 
steam in the furnace gases. 

Another method is to pump a small portion of the 
hot water leaving the economiser into the cold feed 
supply by means of a small inexpensive centrifugal 
pump. This method, of course, necessitates the coup- 
ling-up of the economiser outlets and inlets to the 
pump; also suitable provision for isolating the pump, 
and a convenient means of driving it. 

À regulating valve must also be provided, so that the 
quantity of hot water pumped into the cold feed may 
he satisfactorily regulated. Although this method has 
found favour with some, it would certainly appear to 
he much less convenient and far more expensive than 
the one previously described; but the advantage of 
foreing the water through the pipes by the pump must 
not he overlooked. 

Several devices have been introduced for raising the 
temperature of the feed water before if passes into the 
economiser. In one of these, which has been patented, 
a short pipe with a central branch and end flanges is 
inserted in the cold water feed range, the branch being 
coupled up to one end of the hot water return pipe. 
The other end of the latter pipe is connected to а branch 
on tle top branch pipe of the economiser, either at the 
hot or the cold end, as may be most convenient. The 
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branch may be made parallel, or tapered, the taper 
being outwards towards the pipe body. 

The short branch pipe is fitted with an internal tube 
expanded into the body of the pipe, and perforated 
with a number of holes of the required size. 

Under working conditions, the cold feed, on its way 
to the economiser, passes along the short branch pipe, 
through the internal tube, whilst the hot water passes 
along the return pipe, enters the branch and the branch 
pipe во that some of it passes through the perforations 
and so mixes with the cold feed. The temperature of 
the latter is thus raised as required. 

Other devices might be described, but as they are 
much the same in principle, we need not do more than 
refer to them. The exhaust steam from auxiliaries is 
general used when available for this purpose. 

It has been pointed out that external wasting of econo- 
miser pipes often takes place very rapidly, and that 
unless remedied, the wasting may, sooner or later, result 
in fracture and explosion. 

It is therefore important that frequent examination 
of the external surfaces of the pipes should be made, 
particularly of those pipes where the cold water enters. 
Most of the pipes of a fuel economiser are, of course, 
inaccessible for external examination, but fortunately, 
the pipes most liable to suffer from external wasting 
are, as we have seen, those in the outer rows at the 
inlet end of the economiser, and these pipes are mostly 
accessible, so that the condition of the inner pipes is 
usually of secondary importance. The lower portions 
of the pipes are naturally the parts most affected, and 
generally the wasting will be found to be most severe 
a few inches from the bottom box. 

The extent, of the wasting can, as a rule, be best 
estimated by measuring carefully the external diameter 
of the pipe, апа comparing this with the original dia- 


meter, which, in the standard Green economiser, is 
4.56 in., the internal diameter being 32 in. 

It is not wise to allow any pipe to become reduced 
by eorrosion to а less diameter than 4.2 in., in view 
of the fact that a certain amount of internal corrosion 
may have taken place, whilst there is always the pos- 
sibility to be considered that the pipe may have been 
cast eccentrically in the first instance, so that the metal 
at one part is thinner than it was intended to be (see 
fig. 1. The actual strength of the pipe can, of course, 
only be judged satisfactorily by determining the actual 
thickness of metal at the weakest place, but it is diffi- 
cult to do this. In fact the thickness can only be deter- 
mined with certainty by withdrawing the pipe and 
breaking it up. Fig. 2 will serve to illustrate how & 
pipe may become reduced both on the internal апа the 
external surfaces, the blackened portion representing 
the actual thickness of metal remaining. 

Where there is reason to believe that in addition to 
much external wasting, internal wasting has taken 
place, it may be advisable to withdraw a pipe and break 
it up, во that а good idea of the condition of the pipes 
adjoining may be obtained. Seriously reduced pipes 
should be replaced without delay, or if it is not prac- 
ticable to do this, then the sections containing the de- 
fective pipes should be blanked off by means of sheet 
steel disks inserted at the joints of the branch pipe with 
the top and bottom boxes. 

When, in spite of all efforts to cure the trouble, severe 
external wasting of the pipes at the feed inlet end 
continues, the question of installing а few extra rows 
of pipes, intended to take the bulk of the wear and tear, 
and sq save the main economiser, may be worth con- 
sideration, but this will involve considerable trouble and 
expense in enlarging the economiser chamber, fitting 
the new pipes апа connections, scrapers, and so оп, 


| . ELECTRIFICATION OF THE EBBW VALE COMPANY'S WORKS AND COLLIERIES.  . 


By W. DIXON, M. I. M. E., M.LE.B. 


- (Abstract of paper read at the Autumn Meeting of the IRON AND STEEL INsTITUTE at Cardiff.) 


Amonast the works visited during the meeting were those 
of the Ebbw Vale Steel, Iron, & Coal Co., Ltd. To-day the 


properties either owned or under the company's control 


extend almost continuously over an area of 15 miles north 
and south and four miles east and west, so that the works are 
amongst the largest in the country. It is estimated that, with 
the completion of the schemes at present in progress, they 
will provide for an annual output of: Coal, 5,500,000 tons; 
coke, 575,000 tons; pig, 450,000 tons; while the allied in- 
dustries embrace the manufacture of steel rails and sleepers, 
galvanised steel sheets, weldless steel tubes and couplings, 
coke-oven and blast-furnace by-products, iron and steel cast- 
ings, and engineering work. Recent legislation promises to 
provide a supply of electrical energy throughout the country 
in general, and in South Wales there is thus ап area of 60 
to 100 sq. miles being dealt with already as—and by—an 
independent: concern. The installation represents the de- 
velopment of the last 90 years, and to а great extent it exem- 
plifies the development of the electrical industry in its relation 
to the iron, steel, and coal industries. 

The following figures enable one to form an idea of the 
capacity of the plant installed in its relation to other local 
plant, the figures being taken from data compiled for the 
year 1917:— 


Plant Capacity. Units Generated. 


Cardiff Corporation 11,500 kw. 16 millions 
Newport 7 7100 „ 93 " 
Swansea 4 1800 „ 63 js 
Llanelly » 3.300 „ 54 - 
Total 26,700 kw. 374 millions 


South Wales E. P. D. Co. 13,400 kw. 36 


With the Ebbw Vale Co. there is a continued and ever- 
increasing demand for power; at present the units generated 
per annum may һе taken at 45 millions, which will probably 
be increased in the immediate future to 60 millions. and the 
generating steam plant installed may be taken at 92.000 xw. 

The present site of the generating station is that of the 
original station, that site having been determined because 
from the first the utilisation of waste gases was counted upon. 
With all its developments, the efficiency of electrical machinery 
throughout the past decades has not materially altered or 


millions 


improved, the result being that little or no replacement has 
been either desirable or necessary, and, speaking generally, 
it is believed that there is no modern development which 
the company would either on technical or economical. grounds 
be justified in adopting at the expense of existing plant. In- 
cidentally ij is of interest to record that the plant has been 
nractically immune from accident or breakdown, and free 
from other than intermittent stoppage, except in the case 
of a fire at the generating station. There has been no fatal 
or even severe accident through electrical causes. 

se electrica! plant instaled may be approximated as 
ollows :— 


Generating plant, combined output 22,000 kw. 
Over 50 transformers „ 5 31,000 k. v.a. 
Over 500 motors s » 30,000 h.p. 


Converters т is к 2,500 kw. 

The principal power station (fig. 1) is situated at Victoria, 
and is equipped with four turbo-alternators, two of 9,000 kw. 
and two of 5.000 Kw.: а third 5.000-K w. set is in process of 
completion. Steam alone is used for power generation, the 
gas-fired boilers being in close proximity to the generating 
station, and connected with the main battery of boilers which 
supplies the blast-furnace equipment. While at present some 
coal is used, it is estimated that, with the completion of the 
scheme at present in hand. there will be a margin of 10.000 
to 14.000 н.р. available for electrical generating purposes, after 
the steam requirements of the blast-furnaces have been met. 
The alternating current is generated at 2,200 volts, three-phase, 
with a periodicity of 50. and the turbines are arranged for a 
steam pressure of 175 1Ь., with superheat. The condensing 
plant is arranged on the “Tinsley " system, being driven 
both electrically and by steam. 

Direct current is generated at 275 volts from four hich- 
speed engine seta of about 900 H.P. each, these seta comprise 
the original installation, and one mixed pressure turbo-genera- 
tor. having an output of 600 н.р. The station also contains 
motor generators for supplving energy in bulk to the Ebbw 
Vale Urban District Council, which utilises the energy for 
lighting and other purposes in the town of Ebbw Vale and its 
immediate area. The D.C. supply to the steelworks area is 
supplemented by motor and rotary converters to the extent 
of 2,500 Kw. | 
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The other power stations are situated at: Six-Bells Colliery, 
where the equipment consists of two 1,500-kw. mixed-pressure 
turbo-alternators, generating at 3,000 volts, 50 cycles, and 
feeding a line through South Griffin to the Upper Deep Col- 
lieries; Prince of Wales Colliery, Abercarn, where the equip- 
ment consists of three steam turbo-alternators, having a 
combined capacity of 3,500 Kw., and generating at 2,000 volts, 
50 cycles; and Cwmsychan Colliery, where the equipment 
consists of two combined engine-driven sets, generating at 
25 cycles. | 

The installation roughly divides itself into two distributing 
systems. Fig. 1 indicates in outline the district dealt with 
to the north of the generating station, and comprises the 
whole of the iron and steel works sections. Fig. 2 indicates 
in outline the district situated to the south of the generating 
station concerned with the collieries. Direct current is taken 
to the steelworks from Victoria, and is transmitted on over- 
head cables to a distribution house in the steelworks. The 
alternating current is taken from the switchboard in the 
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Fic. l.—EBBw VALE STEEL Works POWER DISTRIBUTION 
SYSTEM. 


generating station to the main sub-station at D, and is dis- 
tributed to the northern area at 2,200 volts on a ring main 
with balanced protective gear. | ‚ 

From various sub-stations energy is delivered at full voltage, 
and at 500 to 550 volts for general purposes. A supply is also 
being arranged for Trevil Quarries, situated some four miles 
to the north of the Upper Mills, transmission being arranged 
at 6,600 volts. The sub-station р, besides providing for the 
above, is also utilised as а distributing point for the southern 
requirements as generally indicated in fig. 2. A ring main 
on the split-conductor system is being run from the distribut- 
ing sub-station via Waunllwynd, Marine, Aberbeeg, Six-Bells, 
Vivian, Tillery, and South Griffin Collieries back to the sub- 
station, and the transmission is to be ‘at 20,000 volts. From 
this ring branches will be fed to the collieries north of South 
Griffin, and also to the Cwmsychan group to the east of Tillery. 

Certain collieries and works are connected with the generat- 


Fig. 3.—Grounp FLOOR PLAN, Cross SECTION, AND FIRST 


ing station at the Six-Bells Colliery, the transmission being 


at 3,000 volts; this recently-acquired station is being connected 
with the main ring system. "There is under consideration an 
extension of the transmission system between Aberbeeg to 
Cwmcarn via the Newport-Abercarn Collieries and the Prince 
of Wales Colliery at Abercarn. Meanwhile, however, there 
is no connection between Aberbeeg and Abercarn, although 
Abercarn and Cwmcarn are connected by a duplicate line, 
current being transmitted at 6,600 volts to the Cwmcarn 
Colliery, which is entirely electrified. 

In the main, the transmission lines are erected on the 
overhead system, though in places it hus been necessary to 
adopt underground cable. In the case of the steelworks, 
H' poles of the ordinary type have chiefly been employed. 
For dealing with the collieries in the southern section, the 
lines embraced within the ring are fixed on poles, and are 
0 suitable for dealing with the voltage concerned, viz., 
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Fig. 3 shows the type of sub-station which has been adopted, 
and how provision is made for the incoming and outgoing 
Supp ies, the transformers and switchgear being arranged as 
shown. 

Throughout the steelworks electrical power is used for the 
hundred-and-one usual purposes. The various departments 
dealt with in this area, commencing with the sub-station, аге: 
Sheet mills, dolomite plant, steelworks, upper-mills, Ebbw 
Vale blast-furnaces, spring and wagon shops, tube works, 
coke ovens, Victoria Colliery by-product plant, gas-cleaning 
plant, engineering shops and foundry, and the Victoria blast- 
furnaces. 

At the collieries electrical power is employed, amongst other 
purposes, for: Pumps, 3,200 H..; winders, 2,000 H.P.; ven- 
tilating fans, 1,300 H.P.; air compressors. 4,400 H. p., and 
continual additions are being made to each group; most of 
the collieries are arranged with their own sub-stations, it 
being ultimately intended to render it possible for the whole 
of the electrical requirements to be supplied from the main 
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generating station at Victoria. Various considerations, how- 
ever, come into the scheme, inasmuch a8 collieries have been 
acquired in which generating plant was already installed. 

It is not necessary to deal with each colliery equipment, 
beyond mentioning the following: Prince of Wales (Victoria) 
СоШегу has an electric winder with gear-driven alternating 
motor, electrically-driven air compressors, and an electrically- 
driven variable-speed mine fan. The Waunllwyd Colliery 
has an air-compressor installation, and the Six-Bells Colliery 
has a mixed-pressure turbo-generating plant and a sub-station 
dealing with 20,000, 3,000, 2.200, and 550 volts. The Abercarn 
(Prince of Wales) Colliery has a steam-driven turbo-generat- 
ing plant, and Cwmcarn Colliery has an electrically-driven 
Ilgner winder, and an electrical equipment throughout 
(no steam-raising plant). 

Electrically-driven air compressors are installed at the fol- 
lowing collieries: Prince of Wales (Victoria), Waunllwyd, 
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lLooR PLAN OF SUBSTATION. 


Marine, and Vivian; there are steam-driven compressors at 
various other collieries. With the probability of an extended 
use of compressed air for underground purposes, it is anti- 
cipated that a combination of compressors with a regulating 
set may secure a specially economical working condition in 
what, up to the present, is one of the most wasteful and 
inefficient. sources of power. 


Worcester Electricity Works Appointments. — The 
management of the Worcester Corporation electricity works has 
found it necessary to reorganise the technical staff. and in consa- 
quence it is not now necessary to fill the position of chief assistant. 
The two vacancies for engineers-in-charge have been filled, but the 
matter of th» appointment of improver assistants is still ander 
consideration. 
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NEW 


Readers are invited to submit particulars of new or 
if considered 


New Electric Grill. 


An electric grill having several novel features is being 
manufactured by Mn. H. W. SULLIVAN, 368 & 369, Winchester 
House, Е.О. 2. It is of robust construction, being made of 
cast iron, and finished in black. The grid and runners are so 
designed that the grid may be raised or lowered during cook- 
ing without the necessity of drawing it out. Further, the to 
plate containing the elements is hinged, to open, as illustrate 
in fig. 1, thus allowing one to turn the food which is being 
grilled without exposing it to the outside atmosphere during 
the process of cooking. This latter device also greatly facili- 
tates the keeping of the inside of the grill clean. The elements, 
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Ес. I. NEW ELECTRIC GRILL. 


two in number, are of 550 watts capacity; these are screwed 
to the underside of the top plate, in turn being protected by a 
suitable ard. Both the drip pan and grid provided are 
tinned. e terminals situated at the back of the upper 
portion are protected by a removable cover. 


New Vernier Potentiometer. 


To meet the demand for a long-range potentiometer without 
using a slide wire, Messrs. H. TiNsLEY X Co., Werndle Hall, 
South Norwood, S.E. 25, have brought out a new design of 


— —M — — 


— 


ug. 2—New VERNIER FO TENTIOMETER. 


vernier potentiometer (fig. 2). The normal range of this in- 
strument is from . 00001 to 1.90100 volt. The lower range 
records potentials from .000001 to .190100 volt. The principle 


ELECTRICAL DEVICES, 


FITTINGS AND PLANT. 


improved devices and apparatus, which will be published 
of sufficient interest. 


adopted is that of the Thomson-Varley slide. The main 
dial consists of 20 coils of 10 ohms each, and the vernier dial 
of 100 coils or .2 ohm each. The fine adjustment dial is a 
series of 100 coils each of .001 ohm resistance, placed in series 
with the main dial. There are two rheostats, one for ap- 
proximae adjustment of the standard current and the other 
or exact adjustment. The selector switch is a three-way 
D.P. switch, one pair of poles being allotted to the cadmium 
cell terminals, and two pairs to the circuits marked 1 and 
“2.” The reducing ratio is an arrangement of a two-way 
plug switch, by means of which the current in the working 
coils of the potentiometer can be reduced to one-tenth of its 
normal value of .01 amp. This reduces the voltage drop 
on the measuring dials to one-tenth of the value shown. 
The working parts of the apparatus are mounted on & stout 
ebonite board, all contacts are of Post Office gold-silver alloy 
to avoid corrosion, and the instrument is mounted in a 
mahogany or teak case with a detachable lid. 


Electro-vapour Radiators and Central Heating. 


We have hdd brought to our notice particulars of an in- 
teresting electrical application which increases the field of 
electric heating. The arrangement is manufactured by 
Messrs. BENHAM & Sons, Lrp., 64 and 66, Wigmore Street, 
W., and consists of a special electric element (with two minor 
accessories) which is screwed into individual cast-iron sec- 
tional radiators in hot-water or steam central-heating systems. 
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Fig. 3.— CENTRAL HEATING RADIATOR WITH AUXILIARY 
ELECTRIC HEATER. 


The arrangement is such that each method of heating is 
independent of the other, the heat being maintained either 
from the main furnace or electrically, according to circum- 
stances. Such a combinatlon enables rooms to be warmed 
at any time of the year when the main furnace is out of 
action. | | 

Fig. 3 represents in elevation a cast-iron sectional radia- 
tor, being a single unit of a hot-water central-heating 
system. Тһе electrical element and chamber, known as the 
Electro-vapour unit, is screwed by means of a special 
nipple into the base of the middle section of the radiator. 
An additional level-indicating tap is fitted between one valve 
and the radiator body. The illustration shows the element 
unit А at the bottom, the two isolating valves О, and a level- 
indicating tap D which can be placed either side of the radia- 
tor. The object of the two valves is to isolate the radiator 
from the remainder of the system, and the level-indicating 
tap allows the water to subside to the correct working level. 
B is а wall socket. 

The electrical capacity of these elements ranges from 0.6 
KW. to 2 KW., and in cases where large radiators are installed, 
it is sometimes necessary to have two-element units fitted. . 

The firm claims that several advantages are obtained by the 
use of these conversions. One of considerable importance is 
that the use of a large radiating surface with low-temperature 
transmission is ideal for economical heating, because there 
is practically no local heat to supply electrical ene Y for, 
this energy, so to speak, being saved. The number of watts 
allowed per cubic foot of air space for average conditions of 
ventilation appears to be a low figure, but in practice it is 
found to be sufficient. 

The standard type of electro-vapour radiator (which is a 
self-contained apparatus, as described in our columns on 
previous occasions) is sometimes termed a booster, because 
it supplies supplementary heat, if required. 

“ Electro-vapour " radiators are very suitable for this pur- 
pose, as the appearance of the two types of radiators is 
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identical, while the low temperature makes for economy. 
Thus a room which is at a temperature of 55 deg. F. can 
be rapidly brought to 60 deg. or more with a small electro- 
vapour radiator. ^ 
Economy is gained if the central system is designed to 
give a uniform temperature of 50 deg. F. over the whole 
building with small electric radiators to “top” the tem- 
perature to suit the individual taste. 


D Br 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week, C should forward their oommuni- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our. possession, 


Power Factor. 


Recently my good friend Mr. E. W. Dorey has been fore- 
most in attempting publicly to improve power factors. The 
cause of the prevailing deplorable condition is generally well 
known, and Mr. Turnbull's suggested juggling with a cheque 
book is hardly relevant, since we must have magnetism to 
produce rotary electric power. 

I contend that we should levy a penalty upon those con- 
cerned—quite as unpleasant as the income tax. The basic 
cause of the situation will be found to be controlled by 
£ в d. When all the power engineers’ pockets are affected 
by cos g, we shall be approaching а satisfactory solution. 
When the party who wants electric power finds that he or 
they have to pay heavily for K.v.a. and cheaply for K W.-hours, 
i.e., 8 K. v. A. demand system plus a small figure for x w.-hours, 
then capital will be sunk in gearing, &c., and the purchase 
of high-speed cheap motors, pending the education of the 
whole power using and electrical brains of the universe con- 
centrated on phase advancers and similar compromises. This 
subject could also advantageously be side tracked " on to 
the question of increasing the voltage on consumers’ premises. 

y not begin on all new consumers’ power substations by 
doubling the declared pressure for power only, and thus re- 
lieve the high-pressure cable system at once? and consequently 
reduce installation expenses to the consumer. Prosecute and 
fine the Electricity Commissioners for everv А.С. motor of less 
than 400 volts connected to апу system after a certain date 
in prospect. Obviously I am writing from a low-voltage point 


of view. 
Walter E. Rogers. 
London, September 19th, 1990. nonet 
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I note in your issue of September 17th your correspondent 
Mr. E. Freeman Smith verv rightly condemns the use of the 
term ` wattless current.“ The explanation of this term тау 
be all very well as a mathematical device, but is very mis- 
leading as regards physical facts. This wattless current is 
always a source of great difficulty to students. as thew are 
given to understand that there are two currents in the circuit, 
the power and the idle current. which is quite contrarv to 
working theory, particularlv as they are simultaneously flow- 
ing in opposite directions half the time. The best way of 
dealing with the circuit is to assume that there is only one 
current flowing in it, and to split up the E.M.r. into its two 
components at right angles to one another. We then have 
an applied E. M. F. leading the current, and it is resolved into 
one component Іп phase with the current and another 90 deg. 
ahead which is associated with surging energy and no power. 
" Wattless E. M. F., therefore. seems a much better term to 
use than “ wattless current." This '' wattless F. M. F.“ in a 
circuit is taken un with coping with the self-induced E.M.F. 
which is associated with a magnetic field, which costs on the 
whole nothing In power. This magnetic field. without con- 
sidering any wire which conducts it, takes in work on being 
formed, but gives it back when it dies away: the alternations 
of field causing a surging of energy out of and back into the 
**-trical circuit, obviously no watts being expended when 
& .omplete cycle is considered. | 

I am aware that this is not an original wav of looking at 
the question, but T think it is more straightforward than 
dealing with '' wattless currents.” | 

R. G. Vanneck. 


Bristol. September 19th, 1990. 
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As Mr. Turnbull in his letter of the 14th inst. makes some 
statements which are rather misleading, I am compelled to 
reply, although I do not wish to lengthen this correspondence 

nduly. . 

Mr. Turnbull says that I have a very poor opinion of the 
utility of apparatus for the improvement of power factor. 
but I think it would do him good to read my article published 
in your journal of October l7th, 1919, and the three succeed- 
Ing issues, when I think he will be satisfied that not onlv have 
I all along advocated the installation of condensers, but I may 
also claim to have had a fair amount of experience in the 
installation of such apparatus; it may interest Mr. Turnbull 
to know that the installation of such plant is part of my liveli- 


hood. Unfortunately, the subject of power factor has not 
received the consideration in this country that it merits, 
whereas in the States, condenser units up to 15,000 K. v. A. 
are in use, these, of course, being of the rotary condenser 


type. 

Taking the hypothetical case referred to in previous cor- 
respondence in which the consumer's load of 4,000 E. v. A. is 
split up into energy component 3,000 kw. and wattless com- 
ponent 1,000 k. v. A., I maintain that unless the supply under- 
taking is badly laid out and badly inanaged, the whole of the 
1,000 K. v. A. wattless does not go unpaid for, for the following 
reasons :— . | | K d 

When laying out a supply undertaking, the generating plant, 
sub-stations, mains, &c., are rated on an assumed .overall 
power factor which, in the majority of cases, is taken as 80 per 
cent. Therefore, when the overall power factor of the supply 
is 80 per cent. the undertaking is operating under conditions 


for which it was designed. Logically, therefore, it follows 


that the supply undertaking in determining the rates for 
supply, whether they be on kw. demand basis or on a flat 
rate per unit, will have based the calculations on 80 per cent. 
power factor, i.e., the plant rental portion of the rates assumes 
a power factor of 80 per cent. Under such conditions it 
follows that if a consumer is operating at 90 per cent. power 
factor his rate is higher than 1t ought to be, and he is helping 
to make up for the low power factor of other consumers, 
whereas а consumer operating at 70 per cent. power factor 
is getting it at & lower rate than he should. 
In the case quoted above we have the following :— 


Total load 7 -— 8 4,000 K. v. A. 
True energy component of load... 3,000 k. v. A. 
Wattless component of load 1,000 K. v. A. 


Supply undertaking rates cover 4,000 K. v. A. 
at 80 per cent. P.F., or wattless component 
of еч те us vis i 800 E. v. A. 


Difference, by which the supply under- 
taking are the losers ... Te s 200 K.V.A. 

My contention therefore is that in this instance not 1,000 
K. v. A., but 200 K.v.a. wattless only goes unpaid for. 

The above are conditions as they exist to-day, but these 
facts in no way detract from the desirability of instituting, 
where possible, the Kk.v.4. demand system of charge, as it 
follows that if the power factor of this load were raised to 95 
per cent., the consumer would reduce his demand from 4,000 
to 3,160 K.v.a., and would erduce his bill considerably, and at 
the same time assist the supply undertaking. 

While on this subject it may perhaps interest your readers 
to know that in the case of two large supply undertakings 
in this country I have been successful in obtaining for the 
first time the K.V.4. maximum-demand rate in lieu of the 
existing KW. demand rate, the K.v.A. charge in both cases 
being 80 per cent. only of the Kw. charge, t.e., where pre- 
viously 25s. per KW. per quarter was enforced, 80 per cent. 
of this only, viz., 20s. per K.v.A. has been agreed. In both 
cases, although at 80 per cent. power factor, the consumer 
would be no better or worse off, a static condenser is being 
installed for the improvement of power factor, to take full 
benefit of the k. v. A. demand system of charge. 

I am sure it will be of interest to your readers if Mr. Turn- 
bull will explain exactly why he considers the'' wattless com- 
ponent "° meter the best solution. Several years ago I made 
arrangements with a leading manufacturer of such meters to 
go one further, by making an integrating meter to integrate 
h.V.A.-hours, and fitted with a “Merz ” maximum-demand 
dial to give k. v. A. demand over a time period (say, 20 minutes), 
the object of the meter being to get the demand only; the 
ordinary kilowatt-hour meter being employed for registering 
the energy; and many such meters are now in successful 
operation. I cannot see that the wattless component meter 
would serve any useful purpose whatever as compared with 
other more suitable meters which are on the market to-day, 
and I am anxious, therefore, to know why Mr. Turnbull 
considers the wattless component meter the best solution. 
In my letter*of the 14th inst., I referred to the Arno" 
meter, which would certainly appear to be very much superior. 

I shall look forward with eagerness to Mr. Turnbull's pro- 
mised third article, especially as he is to explain what '' watt- 
less really is, but referring to analogies may I just give 
him а kindly word of advice as follows: '' An analogy when 
good is very, very good, but when it is bad it is orrid.“ 


E. W. Dorey. 
Enfield. September 27th, 1920. 


Single-phase Meters on Three-phase Systems. 


Single-phase watt-meters are quite satisfactory on balanced 
three-phase loads. They are. however, not suitable on un- 
balanced systems. Tt is probable that the instrument referred 
to by '' Stop Watch ” was connected to such a circuit; hence 
the incorrect reading. The diagrams show four methods by 
which a single-phase watt-meter can be connected to а three- 
phase svstem. The most suitable arrangement will be de- 
termined by the nature of the other apparatus supplied by 
the same instrument transformers as the watt-meter. Where 
the current transformers are required for a protection system, 
the particular type of protection will decide whether they can 
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be connected delta or star. The potential transformers may 
serve power-factor indicetor, reverse-current relay, synchro- 
scope, or other apparatus which may not permit an arrange- 
ment such as that shown in fig. 2. 

Fig. 1 shows an arrangement with an artificial neutral on 
the potential circuit. It should be noted that the three legs 
should have equal resistance. In the middle leg, the resistance 


of the watt meter must be taken into account and allowed for. 


Henderson. 


This is the arrangement referred to by Mr. J. 
is arrangement dispenses with the artificial neu- 


Fig. 2.—Th 
tral. 

Fjg. 8.—Only one potential transformer is required with this 
arrangement. 

Fig. 4 shows the watt meter in the circulating-current circuit 
of a delta-star transformer protection system. | 
All the above give correct readings on balanced three-phase 
circuits, and at any power factor. Where the load is un- 
balanced, a polyphase watt meter should be used. А 


Thomas A. Robertson. 
Glasgow. | 
September 27th, 1990. 


The E.P.E.A. and the E.T.U. 


I have read with interest the very pertinent remarks in 
your leaderette of September 17th, and the letter from “А 
Group of Senior Power Engineers.”’ M | 
^ There is no doubt that the E. P. E. A. fills a distinct need, 
and has done excellent and much. needed work in the direction 
of raising the status of power station engineers with reference 
both to salaries and general conditions of service, which prior 
to its formation were in many instances lamentable. The 
Association was recognised by the best employés as serving 
a useful purpose, and it is unfortunate that its standing has 
been jeopardised by the injudicious action of its Executive. 

The situation created by the Penistone strike and its threa- 
tened extension to power stations was obviously a very difficult 
one for the Association to deal with, and the original statement 
issued to the Press, that it intended to give its support to 
whichever of the parties, showed tactics of a peaceable char- 
acter, was obviously well intentioned. — MEL 

Unfortunately, by making such a statement, the Association 
tacitly endorsed the attitude of the E.T.U. in extending the 
quarrel to electrical undertakings, which were hitherto en- 
tirely uninterested. The principle that the shutting-down of 
power stations can be utilised in any event as a means of 
influencing the settlement of a dispute in another industry is 
not admissible, and the suggestion was very rightly submitted 
to severe censure in your editorial commenta. Por an Associa- 
tion, which is intended to include responsible senior officials 
of electrical undertakings, the only possible attitude must surely 
be to express the strongest disapproval of any intention to 
use а public service in an industrial dispute simply because 
the ние public is thereby perforce brought into the 
quarrel. 

In the instance now under review, the matter was the 


more flagrant in that the threat was, in the first case, confined 
to London as the political nerve centre of the coüntry. The 
E. T. U. did not even call out all its members in London, but 
only those engaged in power stations, and if the Е.Р.Е.А. 
considered that this course was а peaceable one, the argument 
is, to say the least, difficult to follow. The E.T,U. has mem- 
bers working in key positions in almost ever 'branch of in- 
dustry in this country, and in these times when disputes in 
one industry or another occur almost daily, the acceptance 
of the principle that the interruption of an essential supply 
can be utilised at any time to bring pressure to bear to settle 
disputes is quite impossible for any nation governed on con- 
stitutional principles. | | 

If the E.P.E.A. is to continue to number among its members 
the senior officials of supply undertakings it must take the 
earliest opportunity to e it quite clear that it intends to 
ensure the continuity of supply from the power stations 
which its members control, and to resist any attempt to 
interrupt that supply for а cause which does not directly 


affect its own vital interests, 


| Another Senior Power Engineer. 
September 22nd, 1920. 


Like others of your correspondents, I have been surprised 
at the extraordinary policy officially announced by the Execu- 
tive of the E.P.E.A. as governing its action in any dispute 
in which it- may become involved ‘through the action. of 
another union. This is that the E.P.E.A. is not concerned 
with the merits of the dispute, nor with its origin.” 

Suppose the E.T.U. were to put forward a demand for all 
the surplus profits of the electricity supply industry to be 
divided amongst its members. (In view of the miners’ recent 
demands this cannot lightly be dismissed as improbable.) The 
supply authorities would very naturally refuse, and it is 
equally likely that they would turn down any suggestion by 
the E.T.U. that the matter should go to arbitration. Accord- 
ing to the official policy of the E.P.E.A., the latter would 
have to throw in its weight with the E.T.U., as it is not 
concerned with the merits of the dispute, but only with 
which side has refused arbitration. 2 
. Despite the sarcasm of ‘‘ Another Power Engineer,” I join 
with A Group of Senior Power Engineers in being unable 
to accept this policy. If acceptance is a condition of member- 
ship of the E.P.E.A., then I am afraid my resignation will 
have to go in. 

If Mr. Jones's explanation of the policy offered to the 
Group had they signed their names contains nothing 
further than the circular letter issued to corresponding mem- 
bers, I am afraid it would not do much towards altering their 
views. Mr. Jones also tilts at, members who have been 
absent from meetings. It would cost the writer over 2s. 
train fare, plus a night’s hotel expenses to attend a section 
meeting, and unless such meeting were held on a Saturday it 
would also involve absence from work for part of an afternoon 
and morning. Were it not getting away from the original 
subject of this correspondence, I would be tempted to enlarge 
on this point of insufficient information to outlying groups 
of members, but I refrain out of consideration for your space. 

I enclose my card as the usual guarantee of good faith, 
but beg to subscribe myself meantime, | " 


I have seldom seen such confused arguments as those 
appearing in the letters from Se Defendendo ” and Another 
Power Engineer published in your issue of September 2th. 
Both writers are apparently imbued with the idea that the 
members of the E.P.E.A. correspond with the three tailors 
of Tooley Street, who strutted up and down saying: We 
are the people.” 

'" Ве Defendendo " and Another Power Engineer set 
up such a high standard of righteousness in championing the 
cause of the oppressed that one is very surprised to find them 
supporting the cowardly policy of hitting innocent onlookers 
(in the form of the general public), because. the authors of 
this policy are unable to strike one set of opponents in a 
quarrel in which they are not involved. 

The E.P.E.A. were not concerned in the Penistone dispute; 
апа because the E.T.U. started to run amok there was no 
justification whatever for the E.P.E.A. to follow suit. 

People who make such a claim (as:the E.P.E.A. does), of 
obtaining justice for those who need it, should practise what 
they preach, and not perpetrate a gross injustice on the 
innocent, long-suffering public. „ MC 

Of course, from their past record, one does not expect any- 
thing but selfishness from the E.T.U.; they are for them- 
selves and themselves alone (nobody else counts а button); 
but one does expect something more from the E. P. E. A., 
whose members are men of education and scientific training. 
I prefer to think that the recent action of the E.P.E.A. is 
the result of ‘‘ swelled head " ой the part of the Executive, 
and is not endorsed by the majority of my brother engineers: 


London. dis & 
September 27th, 1920. : 
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Domestic Supply Pressure and Wiring. 


The thanks and appreciation of the electrical industry arc 
due to Mr. Wordingham for his timely article on supply 
pressures and wiring. 

Particularly striking is the last paragraph but one, in which 
he says: ‘‘ It should surely not pass the wit of man to invent 
some less cumbrous scheme than piping." But is it necessary 
to invent any more systems of wiring? Surely we have too 
many. 

It seems to me that we are passing through the same mill 
in wiring systems as we did in cable systems. 

We have at last a satisfactory and more or less standard 
cable system, namely, paper lead armoured, laid direct. Sub- 
ject to local conditions, no engineer thinks of laying any other 
nowadays. 

Screwed barrel seems to be the favourite system of wiring, 
but why are we wedded to one so cumbrous and expensive? 

What is the matter with the cab tire sheathed system of 
wiring for all pressures and situations (except perhaps extreme 
dry heat)? That it requires so few I. E. E. rules should be 
sufficiently convincing as to its safety and efficiency. 

With the usual disclaimer, I can honestly say that after 


14 vears' experience with most systems of wiring, I think 
the C.T.S. has the least objections of the lot. | 

No wiring system is vet perfect—the C. T. S. has certain 
objections which will be overcome: L think the tough rubber 
protection should be slightly thicker—but for house wiring 
(new and old) I feel sure there is nothing better. The price 
of the wire is high, but I find the cost of installing is low. | 

A lot of prejudice has to be overcome before C.T.S. 1s 
adopted, because we have become so obsessed with the idea 
that an electric wire must be in а pipe, but as it becomes 
better known the piping habit will die out, at least for house 
wiring. 

I wish Mr. Wordingham would say what more he wants 
for a flexible house-wiring system than this system provides. 
Does he want it armoured? B. W. Gothard. 


Aldershot Electricity Works. September 25th, 1920. 


[ConRECTION.— We regret that in line 9, page 394, of Mr. 
W. Arthur Jones's letter in our last issue, the words small 
majority " were by a printer's error substituted for tbe 
correct expression, small minority.“ — Eos. ELEC. REV.] 


BUSINESS NOTES. 


Bankruptcy Proceedings.—.J. J. Symons (Zodiac Peerless 
Electric Lamp Co.), 25, Denmark Street, Charing Cross, W.C.— 
Trustee (Mr. A. Н. Partridge, 8, Warwick Court, Gray's Inn, W.C.), 
appointed September 18th. 

J. JAGGER (Jagger & Co.), electrical engineers, Halifax.—The 
public examination in bankruptcy of this debtor took place at 
Halifax County Court on September 210. The liabilities were 
£1,359 gross ; expected to rank fur dividend, 21,303 ; assets were 
estimated to produce £626, less preferential claims of £55, making 
a deficiency of £732, The debtor alleged that the causes of his 
failure included losses arising from defective work done by incom- 
petent workmen, who, in addition, limited their output. He was 
originally a brassfounders' apprentice, served three years with the 
Forces during the war, had only seven months’ practical experience 


in the electrical trade before commencing business, but had. 


acquired some theoretical knowledge through correspondence 
classes, The Official Receiver suggested that the debtor's incom- 
petenoy had been а contributing factor of the cause of his insol- 
venoy, but the debtor demurred to this. The examination was closed. 

H. TURNER, electrician, 31, St. Paul's Road, Southsea.— First 
meeting October 6th, at the Official Receiver's Office, Portsmouth. 
Public examination, November 1st, at the Court House, Portsmouth. 


Company Liquidations.— VARIABLE PUMPS AND Motors, 
LTD.—Winding up voluntarily. Liquidator, Mr. M. Lancaster, 
46, Basinghall Street, Е.С. A meeting of creditors was called for 
September 30th. 

ELECTRIC AND GENERAL WORKS, LTD.—4À meeting is called 
for October 6th, at 54, Rue la Boetie, Paris, to hear an account of 
the winding-up from the liquidator, Mr. F. H. Christlieb. 

W. A. & R. J. Jacoss, Ltp.—Winding up voluntarily. Liqui- 
dator, Mr. R. G. Sidford, 20, John Street, Adelphi, W.C. Meeting 
of creditors, October 4th, at the Institute of Secretaries, 59A, London 
Wall E.C. Particulars of claims to be sent to the liquidator by 
October 31st. 

BRITISH AND OVERSEAS ENGINEERING SYNDICATE, LTD.— 
Winding up voluntarily. Liquidator, Mr. J. Findlay, 4, Old 
Burlington Street, W. 1. Meeting of creditors, October 5th. 

Lowa ENGINEERING Co., Ltp.—Voluntary liquidation. Meeting 
of creditors, October 4th, at 25, College Hill, Cannon Street, B.O. 
Liquidator, Mr. А. J. Harmer. 

HypRo-ELECTRIO CONCESSIONS, LTD.—Meeting of members, 
October 4th, at 3-4, Great Winchester Street, E.C., to hear an 
account of the winding up from the liquidator, Mr. W. Gain. 


Dissolations of Partnership.—Woop & Roberts, elec- 
trical engineers, 7, Salem Street, Oldham.—Messrs. Н. R. Wood and 
D. A. Roberta have dissolved partnership, Mr. Roberts, who will 
continue the business in his name, will attend to debts. 

IMLAY & BLAND, coach builders, motor, electric and general 
engineers, London Road, Oadby, Leicester.—Measrs. G. A. and W. 
Imlay and E. Bland have dissolved partnership. Debts will be 
attended to by Messrs, G. A. Imlay and W. Bland. 


Catalogues and Lists.—MeEssrs. F. J. SHENTON & Co., 
LTD., 68 and 69, Shoe Lane, Е.С. 4.—An illustrated and priced 
leaflet dealing with Supreme electric irons, kettles and boilers, 

Messrs. SIEMENS BROS. & Co, LTD., Palace Place Mansions, 
Kensington Court, W. 8.—A card-leatiet outline of a typical 
Siemens Leclanché cell, containing a description of the porous pot 
form. 

Messrs. HIGds BROS., Sand Pits, Birmingham.—' Monthly 
Magazine,” Vol. II, No. 7, October, 1920 (24 pp.). Stock list of А.С. 
and D.C. motors, notes on current consumption of motors, &c. 

Mexsses. BRUCE PEEBLES & Co., LTD., Edinburgh.— Pamphlet 
No. 16 C, “Peebles Alternatirg-Cirrent Motors (Polyphase Induo- 
tion Type)" (20 pp). A very comp'ete description of medium- 
sized, self-contained motors, wi.h c'ea: illustrations of details in 
their construction, including rotor winding and short-circuit/ng 
and brush-lifting gear. Dimensions and weights are g.ven in both 
English and metric systems, 


ACCUMULATORS OF WOKING, LTD.—AÀ set of eight cards 
10 in. x 8 in, giving details of various sizes and types of 
"Hellova" accumulators, with instructions for care and main- 
tenance. 


Trade Announcements.—We are informed that Messrs. 
X-Rays, LTD., of 11, Torrington Place, Gower Street, W.C. 1, have 
purchased the whole of the X-ray and electro-medical business of 
the High-Tension Co., including the plant, stock, goodwill, and 
patents. Mr. Mortimer A. Codd, who is well-known in connection 
with his work on high-tension apparatus during the war and his 
authorship of a standard work of reference in connection with 
these instruments, will in future dissociate himeelf entirely from 
business, and has entered into an agreement with X-Rays, Ltd., as 
director of research. This places his unique Jaboratory at their 
service. 

For the convenience of their customers, the principal sales 
department of PorE's ELECTRIC LAMP Co., LTD, on and after 
October 4th, will b» at 5, Arthur Street, London, W.C. 2, instead of 
at the works at Hythe Road, Willesden. Large stocks of Elasta " 
lamps will be held at Arthur Street (Мг. E. A. Marx, eales 
mauager) Telephone number: "Gerrard 6071" (two lines). 
Telegraphic address : " Duramentum, Westcent, London." 

Mr. A. R. Macey has resigned his position as manager to 
Haslam & Stretton, Ltd., Bristol Depót, and will shortly be com- 
menoing business on his own account as а factor and agent. He 
desires to receive manufacturers’ lists and catalogues at Victoria 
Terrace, Clifton, Bristol. 

* MESSRS. PERRIN's, LTD., of 15, Catherine Street, London, W.C. 2, 
have recently secured sole British and Colonial selling rights for the 
A. S. Skandinaviske Kabel og Gummifabriker of Christiania, who, 
as announced in our pages, have recently secured large contracts 
for cable for the Norwegian Government, for the Dutch Indies, 
&c. Messrs. Perrin's have also completely acquired the interests of 
the Indestructible CableCo., formerly of 20,High Holborn, and regular 


supplies of “ Indestructible’ insulated wires and cables are now 
available, 


Lead.—In their report dated September 25th Messrs. 
G. Cawson & Co, state :— 


Lead is still arriving from Germany, апа with the continued low value of the 
mark, further shipments will no doubt be forthcoming. We understand 
arrangements have been made permitting smelters there to export 5) per cent. 
of their production. 

Spanisn arrivals are likely to continue on a good scale—as France having 
now a surplus stock of lead, shipments originally intended for that country 
will no doubt be diverted to the United Kingdom. Meany of the mines are now 
increasing their output, and some of the very old brands are again making an 
appearance on the market, Inquiries from the home trade continue poor, 
while the demand for export remains exceedingly quiet. The recent strike at 
the electrical works has, no doubt, interfered with consumption, and con- 


sumers who had deliveries of immediate lead postponed are probably covered 
for some weeks. 


Messrs. JAMES FORSTER & Co., in their statement, say :— 


Consumers have not been buying to any extent, but many want lead, and in 
the event of the settlement of the miners' dispute, there should be considerable 
buying for early delivery, in which case there is not too much about, as is 
indicated by premiums oi 203. to 2 в. having been paid for spot stuff this week. 


Social Events.— Over 100 traffic department members 
of Blackpool Electricity and Tramway Works went for an outing— 
the first since the war—on September 22nd. The party went in 
four motor char-a-bancs to Chester. 


The bowling handicap between Blackpool Corporation electricity 
and tramway employés was concluded on September 23rd. The 


final players were:—L. Winckley, 21; T. Carradus, 10. There 
were originally 64 entries. 
Copper Prices. — Messrs. F. Smith & Co., report, 


September 25th :—Electrolytic bars, £116, £2 decrease; do. sheets, 
no change; electrolytic wire rods, £132, £2 decrease; do. H.C, 
wire, ¢d. to f J., id. decrease; silicium bronze wire, no change. 

Messrs. James & Shakespeare report, September 2th : Copper 
bars (best se'ected), sheets and rods, no change; English pig lead, 
£37, (102. decrease on last week's quotations.) 
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New French Company.—A new company has lately been 
formed in París (2, Avenue Velasquez) with a capital of 3,500,000 fr., 
and the title La Société ! &quipment Electrique. 


Lalley Light.—We regret that through an accident at 
the printers, the words 32 volt" were omitted from the elec- 
trical specification in the advertisement appearing on page 56 (3up.) 
of our last issue. 


Book Notices.— The Decimal Educator.” Vol. II, 
No. 9. London: The Decimal Association (30 рр), price 6d. The 
September number of the magazine contains an admirable portrait 
of Mr. Harold Cox, whose studies of economics have made him a 
convinced supporter of the decimal system of ooinage. Other 
features of the issue. in addition to an abstract of the annual report 
of the Executive Committee of the Decimal Association, are articles 
on The Failure of the Penny," by Mr. Harry Allcock ; The 
Teaching of Decimals,” by Mr. J. W. Ladner ; " Methods of Illus- 
trating the Metric System," and The War and the Decimal System," 
by Major G. Plaisant, of the French Army Engineering Corps. 

The Kzport H:gister of the Federation of British Industries. 
London: F.BI. and Industrial Pablicity Service, Ltd. 20s. to 
members, and 25s. to non-members (unless they are members of 
affiliated associations) This is a useful and businesslike volume, in 
which the F.B.I. and its purposes are described, and particulars of 
members and their products are classified. A good deal of infor- 
mation is given relating to the Overseas Organisation of the 
Federation, with which our trade readers are already familiar, and 
no doubt the publication will considerably help in developing the 
erport trade of manufscturere whose particulars (including the 
addresses of their overseas agents and branches) are given. We 
understand that editions are being produced in French, Spanish 
and Portuguese for distribution in Europe and Central and South 
America. 

From Newton to Einstein. By Benjamin Harrow, Ph.D. 
London : Constable & Co., Ltd. Price 2s. 6d. This very r2adable 
little book outlines the work of Newton, the greatest genius that 
ever exieted " (Lagrange), on gravitation and optics ; the electro- 
magnetic theory of light; and the nature of matter. It then 
describes the predictions of Einstein, which were in great part 
verified by the British E:lipse Expedition of 1919, which proved 
that light was deflected in accordance with Einstein's law of gravi- 
tation. The author pointa out that Newton has not been proved 
to be wholly wrong; but Einstein's law, developed in the light of 
present-day knowledge, is more universal" than Newton's, and 
realy includes the latter. He then explains the principle of 
relativity with the aid of analogies, so far as it can be explained 
without the use of mathematics. Numerous references are given 
to publications in which th» interested reader can pursue the 
subject to any degree desired. 

" The Motor Transport Year-Book and Directory.” Vol. 5,1920 
(489 pp.). London: Electrical Press, Ltd. 20s. net.—This volume 
includes the new rates of taxation for road vehicles and some notes 
on the Ministry of Transport and its work, as well as reporta of 
committees on traffic, fuel, &o. The publication forms a very oom- 
plete directory of transport, &c., companies and officia's. 

t Dorman Wave-Power Tools.” (68 pp) W. H. Dorman & Co, 
Stafford. —This is a publication explaining the underlying principles 
of the n of power by the medium of wave impulses 
through water. The system is applicable to rock drills, riveting 
hammers and machines, ooal-cutting machines, &c. The booklet 
is well detailed and elearly illustrated. : 

Journal of the American Institute of Electrical Engineers, 
Vol. XXXIX No. 9. September, 1920. New York: The Institute. 
Price $1. 

" Industrial Electrio Vehicles and Tracks" By W. Worby 
Beaumont. Pp. xii. + 194; 177 fige. London: Chas. Griffin and 
Co., Ltd. Price 151. 


Inquiry from India.—The Department of Overseas 
Trade has been advised by the representative of an Indian house 
that the firm are buyers of a large variety of lines of electrical 
machinery, plant and apparatus. The Department will furnish the 
name, also the name and address of the London agent, to British 
firms on application. 


Deed of Assignment.—J. C. Raine, A. Podmore, and 
S. Hewitt (Hewitt, Raine & Oo.), electrical engineers, 41, Lewis 
Grove, Lewisham, S.E. Particulars of claims to be sent by 
October llth to the trustee, Mr. W. А. J. Osborne (Corfield and 
Cripwell), Balfour House. Finsbury Pavement, E.C. 

E. W. Heath (Heath, Wingfield & Co.), 6, Hans Road, Brompton 
Road, 8S.W.—Claims by October 11th to the trustee, Mr. W. A. J. 
Osborne (Corfield & Cripwell) Balfour House, Finsbury Pave- 
ment, E.C. 


Electrical Supplies in South Africa.— The S. A4. Mining 
and Engineering Journal for August 28th states :— 


Materials in very fair quantity are arriving from Britain and the Con- 
tinent. A leading dealer has just received a large consignment of lamp shades 
from Holland at prices ranging from 138. to 20s. dozen; home price, as against 
British quotations of from 308. to 48s., which is only another way of saying 
that the Continental workers seem to be facing labour troubles, &c., more 
heroically than their British aonfreres. At the moment there are no big 
contracts on hand, but, notwithstanding, a fairly good volume of business is 
being done locally, and even along the coast as far afield as Port Shepstone, &c. 
... The large shipments of material arriving, and still on the way, are bound 
very shortly to lower existing prices. 


The Italian Metalworkers’ Dispute. — The Tribuna 

that the engineers at the Pirelli works have decided to 

strike until the extremists who caused disturbances in the factory 
bave been punished. Reuter, 


Maliclons Destruction, — Two boys charged with 


malicious mischief at Paisley, at various works, destroyed over 200 
electric globes, valued at £43. 


Aerial Beanfeast. — From Messrs. Macdonald, Syer 
and Co., Ltd., of Gray’s Inn Road, W.C. 1, we have received an 
excellent photograph as a memento of the first aerial beanfeast 
held by an electrical firm—their own, which we illustrated in these 
pages a short time ago. 


Telegraph and Telephone Instruments for Latvia.— 
The Department of Overseas Trade states that the Purchasing 
Commission of the Bepublic of Latvia desires to purchase the 
following goods in this country. Quotations f.o.b. British port, 
and payment wil be made in cash. Particulars as to quantities, 
&o., may be obtained at the offices of the Commission at 4, Draper's 
Gardens, Throgmorton Avenue, London, E.C. 2. (Telephone, 
Bank 5348) :— pi 

Materials and spare parta for radio-telegraph stations. 

Telegraph and telephone spare parts :—(a) Telegraph apperatus : 
Morse, and various spare parts and essentials for same ; (b) Jusa 
telegraph apparatus, and various spare parts and essentials for 
same; (c) fleld telephones and indoor telephones; (d) various 
коза instrumenta (or tools) for effecting repairs to telegraphs and 

ephones. 


Italian Companies.—Under the style of -Manifattura 
Luigi Duca has been formed at Busto Arsizio a company with a 
AA of 100,000 lire, for the conduct of an electro-mechanical 
works. 

The Società Anonima Termoelettrica has been embodied at 
Ferrara, with a capital of 600,000 lire, to trade in heating and 
lighting appliances. 

An amalgamation. of concerns is represented by the Società 
Anonima Industrie Riunite Passamanterie Venegoni, De Capitani e 
Sucoessori Menní, which has been established at Milan (Via Pavia 5), 
with & capital of 6,000,000 lire, for the manufacturirg of telegraph 
and telephone cables, &o. 

The Società Italiana C. A. has been constituted at Milan (Via 
Sansovina 1), with a capital of 100,000 lire, in order to work the 
patents of the late firm of Grouvélle & Arguembourg, for lighting 
and heating installations. 

With a capital of 1,500,000 lire, the Società Padana di Elettricità 
has been formed at Milan, for the manufacture, purchase, sale, and 
working of electric plants. 

The construction of aqueducts for hydro-electric undertakings and 
public works is the business of the Società Anonima Ingg. Vismara e 
Bala, formed at Milan with a capital of 500,000 lire. 

There has been launched at Rome the Società Anonima Italia, 
with а capital of 100,000 lire, for the supply of electrical material. 

Livio Suppo e Са. have formed themselves into a company at 
Turin, with a capital of 50,000 lire, for the manufacture of electrical 
requirementa. 

At Milan has been constituted the Società Elettrotecnica Ing. 
Soldati, Pott. Pastore e Oa., with a capital of 400,000 lire, for the 
manufacture of electrical material and plant, Ко. 


B.T.H. Fittings.—On account of the rapid growth of 
their lighting business, the BRITISH Тномѕом-Носвтох Co. 
decided some months ago to extend their Rugby fittings factory. 
The new workshops are now nearing completion; the most 
efficient and up-to-date machinery is being installed, and the com- 
pany hope very shortly to be able to manufacture and deliver 
fittings and reflectors in vastly greater quantities than heretofore. 
One of the staple products of this factory is the Mazdalux metal 
reflector for industrial lighting. It is expected that the extended 
facilities which will soon be available, will enable the B.T.H. Oo. to 
treble or quadruple their Mazdalux output. In the case of “ Eye- 
Rest indirect fittings, semi-direct fittings, and other lighting 
equipment made in the B.T.H. factory, the production will also be 
considerably increased. 


For Sale.—Doncaster Borough Council Electricity 
Department is prepared to receive offers for three 50-Kw., and one 
150-kw. Mather & Platt steam-driven generators. A three-throw 
pump and some Hopkinson valves are offered for sale by the 
Watford Electricity Works. For particulars see our advertisement 


pages to day. 


Bauxite Mining in Germany.—As is known, various 
works for the production of aluminium were established in 
Germany during the war, with the encouragement of the 
Government. Raw materials were scarce during this period, 
and are only now obtainable at high prices owing to 
exchange considerations. ‘The principal source of the supply of 
bauxite in Germany is located in Upper Hessen, where the 
deposits reach a thickness of from 1 to 8 inetres, mining being 
mostly carried on in the open. Prejudice against the use 
of bauxite from this district existed for a long time, and even 
at present the distrust has not entirely disappeared. Never- 
theless the conditions have become substantially better. Ex- 
tensive explorations made on behalf of a Government depart- 
ment in Upper Hessen are said to have revealed the presence 
of deposits of alumina of a considerably grenter extent than 
had formerly been assumed to be the case, and fresh deposits 
are still being opened up. The production of the mines and 
the number of mines have increased in recent years, and the 
industry is claimed to be a factor of importance for the 
district. | 
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Applications for British Trade Marks.—Appended is а 
вишшагу of the recent applications for British trade marks 
in respect of goods connected with the electrical trades and 
industries :— 

Semco, No. 402,947, Class 13.— Electrical ignition sparking 
plugs. Бешсо Co., Ltd., 19-20, High Street, Shoreditch, К. 
April 14th, 1920. 

B. B. L. (lettering combined with design), No. 400,226, Class 
18.—HElectric welding apparatus, &c. Brown Bros., Ltd., 
Great Eastern Street, London, E.O. January 3Uth, 1920. 

P.E.H. (lettering combined with design), No. 400,759, Class 
18.—EHlectrical heating apparatus. Premier Electric Heaters, 
PE 200, Bradford Street, Birmingham. February 14th, 


Pyrotip, No. 406,110.—Electric apparatus in Class 8. British 


Thomson-Houston Co., Ltd., 83, Cannon Street, London, 
Е.О. July löth, 1920. 

Siddor, No. 403,525, Class 18.—Electric stoves and heaters. 
Chas. H. Roddis, 66, Elstow Road, Bedford. June 25th, 1920. 

Ferolite, No. 403,116, Class 13.—Electrodes of ordinary metal 
for electric lamps, &c. Ferolite, Ltd., 2, Kertling Street, 
Battersea, S. W. April 19th, 1920. 

Aurolite, No. 405,040, Class 8.—Electrically-illuminated ad- 
vertising apparatus. Aurolite Electrical Supplies, Ltd., Crom- 
1 90 House, Surrey Street, Strand, London, W. June 10th, 
920. 

C. C. C. Co. llettering combined with design), No. 405,403, 
Class 8.—Rubber-insulated electric cables. Na. 405,404, Class 
8.—Paper-insulated electric cables. Callender's Cable and 
Construction Co., Ltd., Hamilton llouse, Victoria Embank- 
ment, London, E.C. June 22nd, 1920. 

Star (lettering combined with design), No. 399,474, Class 11. 


—Hlectric vibrators, being instruments used for curative риг- 


poses or in relation to health. Fitzgerald Manufacturing Co., 
Torrington, Conn., U.S.A. January 134}, 1920. 


Electricity Costs.—A very satisfactory start has been 
made with the Federation of British Industries’ scheme for 
the interchange between manufacturers of data regarding 
electricity costs and kindred subjects. Up to the present 50 
members have supplied data. The first table of comparative 
costs was circulated at the end of July to members concerned, 
and as further returns were received it was decided to 
issue a supplementary list at the end of September. Members 
who have alreudy supplied information will receive the supple- 
mentary lists as they appear from time to time. 

Any other manufacturers who wish to take advantage of the 
scheme, by which mutual interchange of electricity cost per 
unit is effected, should immediately inform head office and 
forward data covering their electricity supply cost. The method 
to be followed in compiling information was outlined in 
The’ Bulletin of July 26th. It is felt that this method is not 
thoroughly satisfactory, but the majority of the opinions 
received show that the classification adopted is regarded as 
being the most effective. For interchange purposes what is 
required is the actual cost per unit. ‘This can be quickly 
found by dividing the total cost by the number of units con- 
sumed. It has, however, been felt desirable to add a further 
specification, namely, the average number of hours per day 
during which current is used. The form of the return there- 
fore is now as follows: Grade. Cost per unit. Average daily 
hours of load. 


The Engineering Dispute.— LONDON Companies’ Pro- 
TesT.—At the time of the recent threatened electricity strike 
the Conference of Chief Officials of the London electric supply 
companies wrote to the London secretary of the Electrical 
Trades Union protesting at the manner in which the com- 
panies had been drawn into a dispute in which they had 
no concern or influence, and calling attention to the following 
matters :— 

1. The companies had no dispute with their own men. 

2. The action of the union in attempting to bind the mem- 
bers without the formality of a ballot was unconstitutional. 

3. The companies declined to accept strike notices given 
by the union or shop stewards on behalf of the members, 
and would only recognise notices given by the individual 
einployes. | 

4. Certain of the companies had received no notice of any 
kind of the proposed strike, while others had received less 
than seven days' notice. 

5. Under Award 2,772 seven days' notice of termination of 
о of shift workers was agreed to be given on either 
side. 

6. The letter received by some of the companies from the 
union referred to “a mass meeting of shop stewards repre- 
senting all men employed,” whereas some of the shop stewards 
in at least one company received no notice of the meeting 
in question. 

On Thursday last week the conference of officials sent a fur- 
ther letter asking for some guarantee that the action of which 
it complained would not be repeated. The letter added: "I 
am also desired to intimate that all the companies must 
insist upon individual notices to terminate employment, and 
that they cannot accept any such notice from any official of 
your union or from the shop steward. I am also desired to 
ask you to place on record that this conference strongly de- 
precates the action of your union in attempting to coerce your 
members employed in the companies’ undertakings in Tondon 


to give notice to leave their work, in.the hope that the public 
inconvenience, loss, and danger occasioned by your action 
would force a decision in favour of your union in в conflict in 
which they were engaged in another part of the country. — 
Daily Telegraph. 

The Sheffield Daily Telegraph states that official correspond- 
ence clearly shows that Mr. Matthews, secretary of the Shef- 
field District Committee, acted without the consent of hia 
Executive Council in writing to the Sheftield and District 
Engineering Employers’ Federation to the effect that the 
District Committee supported the men on strike at Penistone 
in their effort to establish the right to claim all foremen as 
members. 

The Executive Council points out that in coming to an 
agreement with the employers through the Industrial Council 
the words: It was also agreed that the E. T. U., having in- 
timated to this Council that they are prepared to withdraw 
the question of principle arising out of the Penistone dispute,’ 
refer only to the words in the Sheflield District Committee's 
letter, which were: '' Further, to establish the right to claim 
all foremen as members.“ | | 

The Executive says: As the Executive Council had never 
made any claim, it had nothing to withdraw,“ which in effect, 
is à complete repudiation of the action of the Sheffield Com- 
mittee and its secretary, Mr. Matthews. 


German Engineering ludustry.— At the annual meeting 
of the Union of German Mechanical Engineering Works 
(Verein Deutscher Maschinenbauanstalten) Generaldirektor 
Becker, of Kóln-Kalk, said that a year ago orders from abroad 
were received in such numbers that the German engineering 
industry, after a long period of slackness, was able once more 
to provide its establishments with sufficient work. During the 
execution of the orders, however, great difticulties arose owing 
to the extraordinary rise in the cost of production, brought 
about by the increased cost of raw materials, the higher 
wages, and greater general expenses, while the value of the 
mark continued to fall steadily. Many works found them- 
selves in a serious situation. from which they could only 
partly escape by coming to agreements with their foreign 
customers. Many, moreover, were obliged to agree to the 
cancellation of “foreign orders. 

Meanwhile, the fall in prices has prevented the German 
industry from resuming competition: with foreign industries, 
while wages have again had to be increased owing to the 
higher cost of living. The result is that foreign purchasers 
of German machines are still holding back, and that the 
former extensive sale territories are quite cut off for the 
time being. In the neutral countries buyers have fully 
covered their requirements during and since the war. East 
and south-east Europe scarcely count as purchasing countries 
owing to the unsettled political conditions. Italy, France, 
and Belgium are able to meet their own requirements, their 
engineering industries having developed greatly during the 
war. Аз. for Great Britain and America, there can hardly 
be any question of supplying them with machines, for they 
are both competing with great success in the world's markets, 
where they have acquired great influence through financial 
investments. 

If Germany is to regain her foreign markets, continued 
Herr Becker, there must be a reduction in the price of raw 
materials, the constant rises in wages must be avoided, and 
the working capacity of the shops, which has now sunk so 
low, must [^ increased. Moreover, the immediate abolition 
of export duties must be demanded. 

Since March, when the value of the mark began to rise, 
the number of foreign orders received has considerably de- 
clined, and in some cases has completely ceased, while home 
business is quite at a standstill. These circumstances have 
led to important reductions in working hours, to dismissals 
of employés, and to the closing down of some concerns. If 
unemployment has not yet become manifest to any very 
great extent it is owing to the fact that а great number of 


works have been engaged on long-dated orders received before 


the crisis, and that other establishments have avoided reduc- 
ing their staffs by building machines for stock. To-day 
enormous stocks of machines worth many millions of marks 
have accumulated, without hope of any considerable sales. 
In these circumstances manufacturers must be prepared for 
great losses, for the banks are no longer inclined to provide 
financial means for keeping works going on such а basis. 
There is thus danger in the near future of a great increase 
in the number of dismissals and further closing down of 
works. | 

Herr Becker considers that, in view of the fact that a 
further rise in the cost of raw materials and a fresh fall in 
the value of the mark are to be feared, the conclusion of 
foreign contracts in future will only be possible by the estab- 
lishment of а sliding scale of prices, but admits that this 
system will mean yet another hindrance to German export 
business. 

' The reasons for the bad state of the home market are 
ascribed by Herr Becker to the fact that during the war 
many industries Increased their establishments and are no 
longer in a position to find a sufficient amount of work for 
them. Whole works have consequently been closed down, 
and the machinery has been sold abroad. There are many 
obstacles to any increase in the plants of the various industries, 
and Herr Becker considers that it is erroneous to think that 
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the holding back on the part of purchasers is due to a kind 
of " buyers’ strike." The truth is much more likely to be 
that many ure not in a position to make outlays even for 
urgent requirements. 

In conclusion, Herr Becker said that the German engineer- 
ing industry must endeavour to avoid the great waste of 
labour involved in the extraordinary variety of working 
schedules in most works and in the diversity of types manu- 
factured. To this end greater co-operation within the in- 
dustry will be needed, leading in some cases to amalgamation 
of interests. It will also be necessary to standardise parts of 
which great numbers are required. This has been done suc- 
cessfully by the machine tool section, and it is hoped that the 
example will be followed by other branches of the engineering 
industry.—Reuter's Trade Service (Berlin). 


No: weglan Association of Supply Works.— The annual 
conference of the Association of Norwegian Electricity Works 
has just been held at Christiania, 75 representatives being 
present. It was decided to appoint а committee to examine 
the question of establishing a buying ollice for the require- 
ments of the associated works and submit a scheme for this 
purpose. -Approval was also given to a standard form of 
contract for the supply of machinery, which is said to have 
also been accepted by the Association of Manufacturers. Herr 
Lichtenstein, of the Siemens-Schuckert Works, Berlin, pre- 
sented a paper on high-tension cables. 


Engineering Wages in Australia, — The Australian вес- 


tion of the Amalgamated Society of Engineers has submitted 
a claim to employers for considerable increases in wages and 
a 40-hour working week. The principal claims include: Black- 
smiths, £7 138. a week; angle iron smith, £7 19в.; 
brass polisher, £7 108.; coppersmith, 47 16s.; driller or 
screwer, £6 18s.; draughtsman, £8 14s.; electrical welder, £9; 
furnaceman, iron or brass, £7 10s.; furnaceman, electrical, 
£9; furnacemen's assistant, £6 los. 6d.; forgers and/or fag- 
goters, £8 14s.; fitters, £7 10s.; general labourers, £6 6s.; 
ironworker, £7 10s.; motor mechanic, £7 10s.; motor atten- 
dant, £7 4s.; plumber, £7 10s.; pipe fitter, £7 10s.; switch- 
board attendant, £7 48.; patternmaker, £7 19s.; shift engineer 
or shift electrician, £8 14s.; tinsmith, £7 10s.; turner, roll, 
£9 68.; tradesmen’s helpers, £6 138. 6d. Leading hands аге 
asking for 158. a week extra; when in charge of 12 or more 
employés, 24s. extra. Casual employés not employed for more 
than one week demand to be paid 334 per cent. over minimum 
rates; if not employed more than two weeks, 20 per cent. 
extra; and if not employed more than three weeks, 15 per 
cent. extra. Special extra rates are claimed for outside districts 
in New South Wales, Queensland, Tasmania, South Australia, 
and Western Australia. One apprentice to every four fully- 
paid journeymen is proposed. Employers are asked to provide 
for apprentices attending technical schools for eight hours 
a week (to be paid for at current rates).—Commoniwealth En- 
gineer. 


The Dutch Esst Indices. — The Swedish commercial 
attaché at Batavia, reporting on tbe trade situation in the 
Dutch East Indies in the second quarter of 1920, states that 
great development is taking place in the use of electricity, 
d it is suggested should be followed by Swedish electrical 

rms. 


Neuhausen Aluminlum.—A Zurich report states that the 
Aluminium Industry Co., of Neuhausen, is in negotiation with 
a financial group for the sale of the company’s works at 
Chippis, in the Valais canton. 


Credit and Prices.— We reproduce the following interest- 
ing comment on this important subject from the City Editor's 
notes in the Times: The cut in prices announced by two 


motor-car companies gives a further indication, if any were. 


needed, that the existing volume of buying power is unable 
to support the present level of prices. Mr. Edward Berkeley, 
a member of the Council of the National Union of Manu- 
facturers, writes to inquire how restrictions of credit or buying 
power are going to reduce prices. Тһе answer is partly by 
compelling the liquidation of unsold goods, since, if a holder 
of commodities is unable to obtain fresh credit, he must pro- 
vide himself with working capital by converting stocks into 
cash. А year ago 36 fr. 624 cents of French currency would 
buy £l of goods; now it would require 51 fr. 824 cents to 


buy the same quantitv of goods, if the sterling price of the: 


goods had remained the same, which it has not. Similarly, 
other Continental currencies have lost a great part of their 
former purchasing power. The buying power of Italian cur- 
rency, in exchange alone, is only one-half what it was a year 
ago, and that of German less than one-half. It is true that 
additional francs, lire, and marks have meanwhile been put 
into circulation, but not to an extent to offset this decrease 
in exchange value. This heavy decrease in buving power is 
not confined to the Continent; it extends to other markets 
in the East and elsewhere. How, in face of it, can prices do 
anything but fall, if demand is to revive? High costs of 
production will tend to prevent prices from falling rapidly, 
but they will not stop them falling. If costs of production 
are not reduced, then the pressure on prices will come ша 
unemployment. It is obvious that, apart from monetary 
deflation,- an increasing production of commodities must be 


reflected in an altered relation between supply and demand. 
The price of an article is determined ultimately by what a 
buyer is prepared to give for it; other factors, such as costs 
of production, must adjust themselves to that price. Ap- 
parently Mr. Berkeley thinks that, if the coming winter should 
bring about extensive unemployment, a fresh dose of infla-' 
tion should be administered to the economic patient; but he 
wisely refrains from explaining how а deliberate aggravation 
of a disease is going to remedy it.” y ae 


The Siamese Market.— Mr. W. L, Grut, Swedish General- 


Consul in Siam, is reported to have been able to secure the 


introduction of certain Swedish industrial manufactures in 
that country, in his private industrial capacity as managing 
director of the Bangkok municipal electricity works and tram- 
ways, head of a motor-boat shipyard, chairman of the direc- 
tors of a cement factory, &c. Among the manufactures are 
mentioned turbines, electrical products of different kinds, 
pumps, Drott engines, ball-bearings, &c. us 


LIGHTING AND POWER NOTES. 


Argentina.—ELECTRIO LIGHTING ScHEME.—The Depart- 
ment of Overseas Trade states that a notice in the Boletin Oficial ' 
promulgates a Decree approving the scheme formulated by the 
National Sanitation Works Board, which includes the provision of: 
electric lighting in the city of La Banda (Santiago del Estero). | 


Ayrshire.— HARBOUR PLANT.—The Ayrshire Dockyard- 
Со. is to erect an electrio power station at Irvine Harbour. The: 
building will contain converters, dynamos, and air-compressing © 
plant for operating pneumatic machinery in connection with ship 
repairing, &c. The estimated cost is £1,200. 


Barnes.— EXTENSIONS SANCTIONED.—The Council has 
received sanction to install a 1,500-Kw. turbo-alternator and 
necessary accessories. The amounts sanctioned for the carrying 
out of the work are £7,451 for buildings and £45,624 for plant and 
foundations. 


Bingley. — ARBITRATION ON FAILURES. — The Urban 
District Council has decided to give the Keighley Corporation : 
notice of ita decision to refer the question of the repeated failures 
of the supply of electricity from Keighley to arbitration, and that . 
Mr. Thomas Roles, the Brad ford city electrical engineer, be suggested 
88 the arbitrator to be sppointed under the particular clause in 
the agreement. | . 


Birmiagham.—RxsTRicTIONS.— The Electricity Supply 
Department announces that owing to difficulty experienoed in 
maintaining full supplies, some measure of restriction on use will 
be necessary until the winter months, with their heavy demands on 
the department's machinery, are over. In several directions 
supplies have already been curtailed, and to avoid the possibility 
of serious breakdown, further measures may have to be taken from 
time to time. It is apparent that the new generating station at 
Nechells, which would now have been in operation but for unavoid- 
able delays in the erection of the structure and in its equipment, 
will not be ready for use for a considerable time. Apart, however, 
from this delay, it is reported that portions of the existing plant 
have failed owing to excessive loads. 


Bo’ness,— BULK SuPPLY.—The Town Council is to ask 
the lessees of the electricity works (the National Electric Con- 
struction Co., London), to obtain from the Soottish Central Power 
Co. a contract for a supply of electricity in bulk, to be approved of 
by the Council. The burgh has spent £49,000 on the works since 
they were erected 20 years ago, and rather than find capital to the 
extent of £40,000 for new plant to meet the increased demand, 
it has decided upon a bulk supply, involving the erection of a 
high- pressure supply line, probably overhead, from the power oom- 
pany’s existing nearest point of supply to the Bo'ness power 
station. The alterations at the Bo'ness station will involve an 
expenditure of £12,000. 


Bradford. — INCORPORATION  ScHEME.—In connection 
with the incorporation scheme of the Corporation, a meeting was 
held of the Guiseley District Council (one of the towns involved), 


` and a deputation from the Bradford City Council promised that, at 


an early date, should the ratepayers of the town consent to inclu- 
sion, an electric supply would be granted by the Corporation. 


Bedford. — WATER-PowER PLANT.—Sir John Anderson 
has harnessed the waters of the Ouse for the purpose of supplying 
electricity to his estate, about 10 miles from Bedford. The plant 
consists of а 56-B.H.P. vertical turbine coupled to two 19-Kw, 
generators, | 


Bristol.— VEAR'S WorkIxa.—The report on the working 
of the electricity department for the year ended March 31st last 
shows that the total income from all sources amounted to £229,525, 
as against £169,313 for 1918-19. The working expenses totalled 
£166,590, compared with £122,227, leaving a gross profit of £62,935, 
against £47,086. Capital charges reduced this surplus to а net 
profit of £10,875. Last year's result was a net deficit of £3,417 
The total unita sold increased from 26, 269,745 to 29,039,680, 
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Bury.—YEzan's WonKiNG.—The total revenue for the 
year ended March 81st last was £77,430 and working expenses 
£58,364, leaving a gross profit of £19,066. The net result, after 
payment of all capital charges, was a surplus of £2,377, comparing 
favourably with the previous year's deficit of £1,983. The number 
of units generated rose from 13,388,384 to 15,367,885 and the 
average price obtained per unit from ‘95d. to 1°19d. 

ADDITIONAL LoAN.—The contracts for the extensions at the 
electricity works having exoeeded by £8,929 the amount previously 
sanctioned, it has been decided to apply to the Electricity Com- 
missioners for permission to borrow this extra sum. 


Continental.—F Rance. — The Conseil Municipal of 
Paris has voted a credit of 77,500,000 fr. to the Compagnie 
Parisienne de Distribution d'Electricité to carry out its programme 
of complementary installations equal to 60,000 Kw. ; and a oredit of 
20,000,000 fr. to the Métropolitain railway for the proposed new 
lines: Place Gambetta to the Porte Saint Gervais, the Trocadéro to 
the Rue de Varize, and Les Invalides to the Rue du Four. 

ITALY.—The plans for the hydro-electric development of the 
Upper Adige contemplate the erection of three large generating 
stations. The first will be situated between Glurns and»Chladernas, 
and will yield 50,000 н.Р.; the second will be situated аб 
Castelbello, and will provide 60,000 H.P.; and the third, which will 
be the largest, will furnish 100,000 H.P. making a total of 
210,000 H.P. derived from the upper course of the Adige. Pro- 
posals to convert three lakes in the neighbourhood into impounding 
reservoirs have been given up, as likely to prove dissstrous to 
three rural communes. 

SPAIN.—A large electric undertaking in connection with the 
utilisation of the River Duero Falls appears at last to be taking 
definite form. А few yeers ago the Bank of Bilbao, with а group 
of capitaliste, undertook to exploit these Falls, which are capable of 
supplying up to 1,000,000 H.P. The first plan provided for the 
utilisation of 300,000 H.P., which would enable the concern to 
supply ап extensive region with light and power and poesibly 
to electrify various railway lines over a distance of several hundred 
kilometres. Many serious difficulties, however, intervened to 
delay the realisation of the project. These have now apparently 
all been overcome, and it is hoped that before long the Bank of 
Bilbao and its associates will be in a position to commence the 
equipment ofthe Falls. The initial capital required for the under- 
taking is 150 million pesetas, and it is understood that this amount 
is already in view. Reuter’s Trade Service (Madrid) 


Darlington.—ExTENSIONS.— The Electricity Committee 
has accepted a tender for the new plant to be installed at the elec- 
‘tricity works. Authority has been received for a loan for the 
extension of the works as well as for the purchase of the plant. 


Dover.— YEAR'S WORKING.—The accounts for the year 
ended March 31st last, record a total revenue of £30,892. Against 
this, working expenses amounted to £23,072, leaving a gross surplus 
of £7,820. Capital charges amounted to £15,067, making the net 
result a deficit of £6,247, which, with the debtor balance from last 
acoount, makes a total of £13.371. 


Electricity Districts — The Electricity Commissionera 
give notice that the undermentioned areas have been provisionally 
determined to constitute separate electricity districte for the 
purposes of the Electricity (Supply) Act, 1919 :— 

North-East Midlands.—80o much of the County of Derby as is 
incladed in the Municipal Boroughs of Buxton and Chesterfield ; 
the Urban Districts of Bakewell, Baslow and Bubnell, Bolsover, 
Bonsall, Brampton and Walton, Clay Cross, Dronfield, Matlock, 
Matlock Bath and Scarthin Nick, North Darley, South Darley, and 
Whittington and Newbold; the Rural Districts of Bakewell, 
Blackwell, Chapel-en-le-Frith, Chesterfield, Clown and Norton. 

So much of the County of Lincoln (Lindsey) as is included in 
the Urban Districts of Barton-upon-Humber, Brigg, Broughton, 
Crowle, Gainsborough, Roxby-cum-Risby, Scuuthorpe and Froding- 
ham, and Winterton; the Rural Districts of Gainsborough and 
Isle of Axholme, and the Parishes of Appleby, Aulkborough, Bonby, 
Bottesford, Brumby Rural, Burringham, Burton-upon Stather, 
Cadney-cum-Housan, Cleatham, Eleham, East Butterwick, Flix- 
borough, Gunhouse, Hibaldston, Holm. Horkstow, Kirton-in- 
Lindsey, Manton, Meseingham, Newstead, Raventhorpe. Redbourne, 
Saxby, Scawby-with-Sturton, South Ferraby, Twigmore, West 
Halton, Whitton, Winteringham, Worlaby and Wrawby, in the 
Rural District of Glan ford Brigg. 

So much of the County of Nottingham as is included in the 
Municipal Borough of East Retford; the Urban District of 
Worksop ; the Rural Districts of Blyth and Cuckney, East Retford 
and Misterton. 

So much of the West Riding of the County of York as is included 
in the City and County Borough of Sheffield ; the County Borough 
of Rotherham ; the Municipal Borough of Doncaster; the Urban 
Districts of Adwick-le-Street, Bentley-with-Arksey, Bolton-upon- 
Dearne, Greasborough, Handsworth, Hoyland Nether, Mexborough, 
Rawmarsh, Stocksbridge, Swinton, Thurnsooe, Tickhill and Watk- 
upon-Dearne ; the Rural Districts of Doncaster, Kiveton Park, 
Thorne, Rotherham and Wortley. 

South- West Midlands,—So much of the County of Salop as is 
included in the Municipal Boroughs of Bishop'aCastle and Ludlow ; 
the Rural Districts of Burford, Cleobury Mortimer, Ludlow and 
Teme, and the Parishes of Bishop's Castle (Rural), Clun, Clunbury, 
Clungunford, Edgton, Hopesay, Hopton Castle, Lydbury North, 
and Mainstone in the Rural District of Clun. 

So much of the County of Stafford as is included in the County 
Borough of Smethwick; the Urban District of Rowley Regis. 


So much of the County of Warwick as is included in the City 
and Oounty Borough of Birmingham ; the Municipal Borough of 
Sutton Coldfield; the Rural Districts of Atherstono, Meriden, 
Solihull and Tamworth. 

So much of the County of Worcester as is included in the City 
and County Borough of Worcester; the County Borough of 
Dadley ; the Municipal Boroughs of Bewdley, Droitwich, Evesham, 
Kidderminster and Stourbridge ; the Urban Districts of Broms- 
grove, Lyle and Wolescote, Malvern, North Bromsgrove, Oldbary, 
Redditch and Stourport; the Rural Districts of Bromsgrove, 
Droitwich, Evesham, Feckenham, Halesowen, Kidderminster, 
Martley, Pershore, Rock, and Tenbury, and the Parishes of Berrow, 
Birtsmorton, Bushley, Castlemorton, Croome D'Abitot, Earls 
Croome, Guarlford, Hanley Castle, Hill Croome, Holdfast, Kempsey, 
Little Malvern, Longdon, Madresfield, Newland, Powick, Queenhill, 
Ripple, Severn Stoke, Upton-upon-Bevern, and Welland in the 
Rural District of Upton-upon-Severn. 

Notice is further given that the Commissioners intend to hold 
local inquiries into the existing organisations for the supply of 
electricity in the above districts. Notice of the dates on which 
the proposed inquiries are to be held will be issued at a later date. 
Objections or representations may be made not later than 
January 31st, 1921. 

TIME EXTENSIONS.—The date for the receipt of objections, &c., 
regarding the Commissioners’ definition of the London and Home 
Counties and the South-East Lancashire electricity districts has 
been put forward to March 31st, 1921. 


Estom,—ELxcTrRIO LIdHTI Vd OrpEeR.—The Electricity 
Commissioners announoe that the Urban District Council has 
applied for a special order authorising it to provide and distribute 
electrical energy within its district. Any objections respecting the 
erp eine must reach the Commissioners on or before October 
23rd next. 


Exeter.—ExTENSIONS APPROVED.—Approval has been 
given by the Electricity Commissioners to the extension of elec- 
trical plant at Exeter, and stepe have been taken to obtain tenders 
for a steam turbo-alternator and condenser. The tender of Messre. 
Metropolitan-Vickers, Ltd., has been accepted for a 1,500-кү. 
plant at £18,750, subject to the receipt of sanction to borrow 
the money. 


Falkirk.— SUPPLY ScHEME.— The creation of a central 
source of electricity supply to, meet the requirements of Falkirk, 
Stirling, Grangemouth, Bo'ness, Denny, Alloa, Bathgate, and 
Linlithgow, was discussed at a conference on Thursday last week. 
The representatives are to report to their respective Councils, 
and another meeting will be held. 

EXTENSIONS.—The Electricity Commissioners have consented to 
the extension by the Corporation of the existing generating station 
by the installation of one 1, 500-Kw. turbo-alternator and accessory 
plant. 


Gellygaer.—LoAx.— The Urban District Council has 


applied for a loan of £2,000 to form a working balanoe for the 
electric light undertaking. 


Inverness.— ELECTRICITY SuRvEY.—With a view to 
ascertaining the suitability or otherwise of Inverness as an area for 
electricity supply for a district extending to Invergordon and Tain 
in the north, and to Nairn and Elgin in the east, the Town Council has 
instructed Mr. Hogarth, electrical engineer, Edinburgh, to make a 
preliminary survey of the area between Tain and Elgin, and to 
report upon the possibility of water power from Kilmorack and 
adjacent lochs, 


London.—HaMMERSMITH.—The Borough Council has 
received the sanction of the Electricity Commissioners to the exten- 
sion of the electricity generating plant by the purchase of a 
2,000-Kw. turbo-alternator from the Liverpool Corporation. 


Morley.—BuL&K SuPPLY.—The Council has arranged for 
а bulk supply from Leeds Corporation ; 150 Kw. is to be available, 
and a minimum charge of £500 per annum has been fixed. 


New Zealand.—Hypro-Evectric PowER.—AÀt a con- 
ference of hydro-electric power boards, held a short time ago, the 
Hon. J. G. Coates (Minister for Publio Works), said that electric 
power boards would constitute a most important link in the bydro- 
e'eotrio development of the Dominion. The financial importanoe 
of hydro-electric developments might be judged from the estimate 
given in Mr. Parry's report of £7,000,000 for the North Island 
system, which at present prices would run to over £10,000,000. 
The South Island schemes would cost аз much again, so that 
developments immediately in view would place the outlay on hydro- 
electric power on a footing with that of the railways and telegraph 
systems of the Dominion. An expenditure approximately equal in 
amount was required to distribute the power to various consumers 
throughout the country. That work would be the function of the 
electric power boards. The country distribution was essentially 
the function of a local authority especially elected for the purpose, 
and having jurisdiction over a large area, and it was with that 
object that electric power boards had been set up. Already that 
legislation had fully justified itself. Nine districts had been 
gazetted under the Act, Half the present coal consumption in 
New Zealand would be directly replaceable by electric power. At 
least one-half the kerosene and benzine now imported would also 
be replaced by a fairly complete supply of hydro-electric power, 
and there would also bea saving of firewood. It was estimated 
that the annual saving available upon the present fuel consumption 
would be as follows: — Coal, #£3,000,000; firewood, £250,0) . 
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mineral oils, $56,000 ; total, $3,810,000. With a normal exten- 
sion of industries during the next five years there was a large 
number of uses to which electric power would be put, resulting 
in а gross saving to the publio of double that amount.—Anckland 
Weekly News. 


Pontefract.—OvERHEAD Marws.— The Rural District 
Council has consented to the Yorkshire Power Co. using overhead 
lines for the supply of electricity to Glass Houghton and Ferry- 
bridge, and has asked the company if it can arrange the lines 80 
аз to supply the houses to be erected at Airedale. 


Rochdale.—Cosr or Marxs.— Тһе Ministry of Health 
having declined to allow any part of the cost of laying electricity 
mains for the new Spotland houses to be charged to the housing 
scheme, the Housing Committee has decided to ask the Association 
of Municipal Corporations to take up the matter by bringing 
pressure to bear upon the Ministry to allow some portion of the 
erpense to be charged to the scheme. Їп the Committee's opinion, 


£1,000 ought to be contributed towards the сові of laying the 


electricity mains, | 


South Africa.—Cars Town.—The Town Council proposes 
to invite tenders for & reinforced conorete jetty and pump house in 
conneotion with the provision of circulating water equipment for 
the Dock Road power station. The estimated cost of the scheme, 
together with the pipes, pumps and machinery, is £30,000. 


Wellingborough. — INEFFICIENT SuPPLy.—The North- 
amptonshire Chamber of Commerce, at the instance of local 
manufacturers, has made representations to the Northampton 
Electric Supply Co. regarding frequent interruptions of supply 
alleged by consumers. 


TRAMWAY AND RAILWAY NOTES, 


Contiaental,—GERMANY.—Work has been recommenced 
on Berlin's new underground railway, the North-South line. The 
construction of the railway was begun before the war, but was 
suspended, and for the last six years portions of the Friedrichstrasse 
have been partially blocked by wooden fencing marking the soene 
of the excavations. The cost was estimated before the war at 
82 million marks, but the figure now given is 400 million marks. 
The North-South will be Berlins first completely underground 
line, as the present Underground is for a considerable distance 
an open-air overhead railway. It is not expected that the line will 
be completed before 1923.— Morning Post. 

The town of Rüdesheim, on the Rhine, has acquired for 
280,000 marks the Niederwald Railway, which has been closed for 
33 years, and intends to electrify it. At the end of 1919 the value 
of the railway was booked at 1,588,971 marks. The company had 
a capital of 1,200,000 marks.— Economic Heview. 

FRANCE.—Begun in 1914, to tap the anthracite field of La Mure, 
the narrow-gauge electric railway from Grenoble to Gap was 
atopped by the war. Parliament having voted 6,000,000 fr. this 
year for the continuance of the work, the construction and 
equipment are being continued, but will need two years for full 
completion. The plans comprise the harnessing of the falls of the 
Port-du-Loup, on the Upper Drac River, and the building of eight 
electric automotors, one of which was supplied before the war, as a 
specimen, by the Thomson-Houston Co. Meanwhile a goods 
service is to be worked by steam on a section of the line. 

SwWEDEN.—The Stockholm Tramway Оо. has decided to order 
about 50 new cars of considerable size, capable of carrying 60 to 
70 passengers.— Reuter s Trade Service (Stockholm). 


Glasgow.—lINOREASED CHARGES.— The Corporation has 
increased the charges payable by engineering and shipbuilding 
firms in respect of material conveyed on the Corporation tramways 
from Govan station to their respective works. 


Halifax.—Track RENEWAL.—The Tramways Com- 
mittee has decided that as soon as possible the tramway track to 
Stainlaud shall be relaid. Difficulty nas been experienced in getting 
rails, and the shortage of cement has also been a contributory 
factor in the delay. 


Highland Railway.—PRojECTED — ELECTRIFICATION.— 
The announcement is made of the intention to electrify the High- 
land railway. The transition from steam to electricity as the 
motive power, it is stated, can easily be made. The standard gauge 
will be used, and the rolling stock can readily be adapted for elec- 
trical haulage. 

Lancaster.—AccIDENT.—A serious tramway accident 
occurred on September 27th to a workmen's саг from Bowerham, 
on the Park route, which has, near the Park Hotel, a gradient of 
1 in 10, The car stopped at the Board of Trade danger signal, fixed 
after a fatality in 1914, but on restarting the driver lost control. 
Gaining impetus, the doub!'e-decked car dashed forward to the 
junction with the Scotfcrth route, and there jumped the rails, 
A man on the footway did not heed an alarm, and was caught by 
the car and had both legs severed. The heavy vehicle crashed into 
the palisading in front of Springfield School, where the motor was 
knocked off and the forepart of the car wrecked. Several passengers 
were injured, and the driver had to be taken home in an 
ambu -noe. Eye-witnesses said he made frantic efforts to stop the 
runaway car, but his magnetic brake failed to act. This is the 
third accident on this route under similar circumstances, 


London.—REDUCED Services.—Seventeen trains in each 
direction will be cancelled on the electrified portion of the North 
London Railway between Broad Street and Richmond on Sundays, 
beginning on October 10th.— The Times. 

HAMMERSMITH.—The Borough Council is urging the following 
proposals upon the Minister of Transport :—That, in view of the 
fact that many travellers waiting in queues for workmen's tickets 
prior to 7.30 a.m. are often unable to reach the ticket-office before 
that hour, and consequently have to pay ordinary rates, extra 
facilities should be provided for the issue of workmen's tickets, 
either by increasing the booking staff, issuing workmen's tickets 
overnight, or issuing weekly books of workmen's tickets; that 
facilities should be afforded for through workmen's tickets to be 
iseued from Stamford Brook to stations on the Piocadilly Railway ; 
that ordinary return tickets should be available on the Piccadilly 
Railway, as it is felt that such а oourse would tend to lessen the 
congestion at the booking offices during the morning rush hours ; 
and that tb; h tickets should be iesued for continued use on the 
tramway widertakings of the Combine and the Underground 
Railways. 


Newcastle,— STRIKE SETTLED. — In order to force 
inspeotors and time-keepers to join the Vehicle Workers' Union, the- 
Corporation tramway employés ceased work on September 21et, 
but after three days' stoppage, agreed to refer the matter to the 
executive committees of their Union апа the Managers' and Fore- 
mens' Association, returning to work on September 23rd. 


Rawmarsh.—INCREASED FARES.—With respect to the 
Mexborough and Swinton Tramways Committee's application to 
the Ministry of Trausport for inoreased fares, which was opposed 
by the Rawmarsh, Swinton and Mexborough Councils, and after- 
wards withdrawn on the understanding that the Committee would 
make certain concessions, it has been decided to introduce two 
overlapping stages in the Rawmarsh district, and that the work- 
men’s ticket system, previously in operation, should be re-intro- 
duced, These alterations will come into foroe when the present 
fares are increased. . 


TELEGRAPH AND TELEPHONE NOTES. 


Barbadoes.—CaBLE ConTROVERSY.—Offi:ials of the 
Western Union Cable Co. declare that the cable from Barbadoes 
has been completed to within three miles and a half of the shore. 
It is stated that the cable can be connected with offices on shore, 
which are already prepared, within 24 hours after permission has 
been given by the State Department at Wachington. 

On September 23rd, representatives of the Oable Co. again urgod 
Mr. Colby, the Secretary of State, to authorise the landing of the 
cable, but it is understood that the decision will be delayed until 
after the meeting of the International Communications Conference 
in October.— Reuter. 


Canada.—Conaress REsoLUTIONS.—At the Congress 
of Chambers of Commerce, at Toronto, a series of resolutions was 
adopted urging the development of telegraphic communication 
within the Empire, includiag the following :— 

" Whereas the importance cf direct cable communication 
between the United Kingdom and his Majesty's Dominions beyond 
the seas is an unquestioned and acknowledged fact; and whereas 
the passing of British telegrame through foreign, and possibly 
enemy, territory is а souroe of national danger be it resolved that 
this Chamber reiterates ite opinion as to the urgent necessity of 
eatablishing without further delay cable communication between 
these Colonies and Great Britain, passing solely through British 
territory, and recommends that a sufficient subsidy be provided by 
the participating Oolonies."—From the Trinidad Chamber ої 
Commerce. : 

"Whereas the efforts being made further to develop trade 
between Canada and the British West Indies and British Guiana 
are seriously interfered with by the unsatisfactory cable servioe, 
under which messages are unduly delayed, mutilated, and lost ; and 
whereas the Imperial Government, together with the Government 
of Canada and the West Indian Colonies, contributes a substantial 
subsidy to the West Indies and Panama Telegraph Co., and the 
contract with that company extends until 1924 ; therefore resolved 
that, with a view to facilitating the development of trade between 
Canada, the British West Indies, and British Guiana, the Canadian 
Government is hereby urged to confer with the Imperial Govern- 
ment and the Governments of the West Indian Colonies regarding (а) 
the procuring of immediate improvementin thecable service between 
Canada, the British-West Indies, and British Guiana, and (ö) the 
provision of a commercial wireless system between those 
countries. —From the Montreal Board of Trade.—Reuter'’s Trade 
Service. | 

Cleckheaton.—CHaPEL TELEPHONES. — A local Con- 
gregational chapel has a pulpit-to-pew telephone system installed 
for the benefit of the worshippers who have deficient hearing. The 
transmitter is fixed on the reading desk of the pulpit, and the 
receivers are placed in about a dozen pews in the parts of the 
chapel usually occupied by these people. When out of use the 
receivers are packed in neat wooden boxes in the pews. The system 
works very satisfactorily. 


Cuba.—Nxrsw CABLES.— The All America Cables, Inc., 


announoed on August 23rd, that four permits had been reoeived 
from the Government of Cuba to land cables on the Cuban coast, 
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which will result in greatly improved service between that country 
and the United States, as well as between the United States and 
Central and South American points. One of the cables is to be 
landed at Havana, theother terminal to be New York or some other 
American city. Another will land also at Havana, with the other 
terminal in Mexico or Central America; а third will be laid from 
Havana along the north coast of Cuba to the Bay of Guantanamo, 
and the fourth is to be from the Bay of Guantanamo to Santiago.— 
T. and T. Age. 


France.— WIRELESS Storm WARNINdS.— An Admiralty 
Notice to Mariners, No. 1,236, of 1920, states that а system of wire- 
leas telegraphic storm signals for the coasts of France has been 
established by the French Government, 


Honduras, —N&w WIRELESS STATION.— The Ministry of 
Promotion has, according to the 7. and T. Age, authorised Samuel 
Zemurray to erect a wireless telegraph station at Puerto Cortes. 


Rumania —NeEw WIRELESS STATION.—A_ wireless tele- 
graphic station, erected by the Italian Marine, has been inaugurated 
at Bucharest; a smaller French station was erected there a short 
time ago. The new station can communicate with all stations in 
Europe. 


Sweden.— AMERICAN TELEPHONE CABLE.—The Swedish 
Government has ordered from the International Western Electric 
Co. a long-distance telephone cable to be placed between Stockholm 
and Goteborg, a distance of more than 10 miles. The cable is the 
latest type used by the American company, and employs relatively 
small gauge wire, but provides first-class service, due to its equip- 
ment with Pupin loading coils and telephone repeaters. By this 
means a great number of circuits is provided in a relatively small 
cable at a cost considerably less than an equivalent number of open- 
wire circuits. This cable is the first of a large network contem- 
plated by the Swedish Government.— 7. and Т. Age. 

The Department of Telegraphs proposes to raise considerably the 
telegraph and telephone rates. According to the new rates sug- 
gested, an inland telegram of 10 words would cost 1 krona, and 
each succeeding word 10 ores, instead of 5 ores, as previously.— 
Reuter's Trade Service, 


Wireless Telegraphy Watchers.— Under the Merchant 
Shipping (Wirelees Telegraphy) Rules, 1920, ships of Class II (I. e., 
ships not engaged in the coasting trade carrying 50, but less than 
200 persons, and ships engaged in the coasting trade carrying 50 
persons or more) are required to carry, in addition to a certificated 
operator, one watcher if the voyage exceeds 8 hours, but does not 
exceed 48 hours from port to port, and two watchers if the voyage 
exceeds 48 hours from port to port. The Postmaster-General has 
made arrangements for examining watchers at Glasgow, Newcastle, 
Liverpool, Cardiff and London. Applicants should address their 
communications to the Wireless Telegraphy Inspector at the Post 
Office, Glasgow ; Post Office, South Shields; Room 10, Prudential 
Buildings, 36, Dale Street, Liverpool; Port Office, Bute Docks, 
Cardiff; Wireless Section, Secretary's Office, General Post Office, 
London. Forms of application may be obtained at any of the above 
addresses, and the examination fee (28. 6d.) should be paid by means 
of postage stamps affixed thereto. The candidate will be required 
to show that he is capable of receiving and understanding the 
wireless telegraph distress signal and the safety signal, and that he 
has sufficient knowledge of the apparatus to know that it is in 
proper condition to receive signals, If the candidate satisfactorily 
passes the examination he will be granted a certificate of proficiency 
as a watcher. Applications for instruction should be made to опе 
of the wireless schools.— Board of Trade Journal. 


Wireless Telephony.—When near Auckland, N.Z., а 
ship's wireless operator is reported to have heard quite distinctly 
voices transmitted on a wave-length of 450 miles from Avelon, 
near San Francisco, The distance between the two points indicated 
is, roughly, 5,000 miles. 


New Zealaud.—INcREASED CHARGESR.—À new scale of 
telephone charges has been announced by the Postmaster-General. 
Subscribers who are situated some distance from an exchange have 
had their payments increased to a considerable extent. There is 
an additional flat charge of £1 a year for each connection. Under 
the regulations just superseded a businees telephane more than 
half-a-mile, or a private connection more than a mile from an 
exchange ie loaded with a further 108. a year for every quarter of 
a mile, or fraction thereof, that it lies beyond that maximum up to 
three miles. Beyond three miles this charge rises to 158. а year in 
each quarter of a mile. Under the new scale of charges these 
quarter mile increases are raised by Es. each, so that, for a distance 
telephone. the subscriber will have to pay 15s. a year for each 
quarter-mile for the distance by which the maximum is exceeded 
up to three miles, and £1 for each quarter of a mile beyond three 
miles. The present charge for business connections up to half-a- 
mile from an exchange is £7 a year, while that for residence con- 
nections is £5 a year up to one mile from the exchange, with the 
extra charges for greater distances, as already mentioned. The 
charges for toll communications have also been increased for all 
distances above 20 miles —Auchkland Weekly News. 

WIRELESS INSTITUTE.—With the idea of encouraging work in 
wireless telegraphy in the Dominion, it is understood that legisla- 
tion will be passed this session to permit the formation of a New 
Zealand Wireless Institute. This body will have branches in 
various centres. and it is desired that a licence shall be granted to 
each local branch to install wireless apparatus and train persons 
interested in its use.— A uekland Weekly News, 
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Italy.— Since December, 1919, the greatest use possible 
of existing wireless stations to further communication with foreign 
countries and with the Italian colonies has been made. The 
following countries are in wireless connection, some limited to 
State messages, others open to private users and the Press. The 
S. Paolo station at Rome is in communication with England, 
France, the United States, Turkey (Constantinople), Georgia (Tiflis 
and ports of the Black Sea only); Germany, Anatolia (Adalia and 
Scalo Nuova), Russia (Moscow). The Centocelle station at Rome, 
with Dalmatia (Radio-Zara and Radio-Sebenico routes). The 
Coltano station, with Spain. The Pola station, with Bulgaria 
(Sofia), Roumania (Bucharesi), Hungary (Budapesth), Austria 
(Vienna), Bohemia (Prague), Poland (Warsaw). The Tarauto 
atation, with Libya (Bengasi) and Salonica. The Brindisi station, 
with Albania. Near the Coltano station another station is in 
course of building, intended principally for Italian-American 
correspondence. The new station will have antenne ef a height of 
250 metres, and will give forth continuous waves of a length of 


- 16,000 metres, using 200 Kw. The messages will be transmitted 


in duplicate. A scheme is afoot to build a powerful station on the 
continuous-wave system in Southern Italy for correspondence with 
the Balkan States and Eastern Europe. The building and working 
of this station may be made the subject of a concession to a private 
individual or firm. | 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph indicates 
the issue оў the ELECTRICAL REVIEW, in which the '* Official 
Notice " appeared.) 


OPEN. 


Australia. — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 

QUEENSLAND.—November 24th. P.M.G.’s Department. Iron 
poles (schedule 606), protected cable terminals, cable distributing 
boxes (schedule 507). 9 8 

November 30th. P.M.G.’s Department. Protectora (schedule 
505). (September 21th ) 

October 6th. P.M.G.s Department. 
(schedule 499). (September 10th.) | 

BRISBANE.—Deoember 9th. Department. of Public Works. 
Seventy three-phase oil-cooled core type static transformers. 

January 20th, and February 25th, 1921. The City Electric 
Light Co. 10,000-Kw. turbo-a'terpator set; transformers and 
switchgear. | Е 

MELBOURNE.—February 24th, 1921. The Victorian Electricity 
Commissioners. Turbo-alternators of 25,000, 12,500 and 600 KW., 
and other plant connection with the Morwell power scheme. 

NEW SourTH WALES.— November 25th. P.M.G.s Department. 
Telegraph and telephone instrument and switchboard parte 
(schedule 753). 

SOUTH AUSTRALIA. — October 20th. P.M.G.'s Department. 
Telegraph instrumenis (schedule 516), and telephone instruments 
(schedule 549). (September 10th.) | 

November 3rd. P.M.G.'s Department. Telephone instruments 
(schedule 548). (September 10th.) 

November 11th. P.M.G.’s Department. Telephone instrumente 
(schedule 547), (September 2+th.) 


Birkenhead.— October 8th. Mersey Railway Company. 
Stores, including electrical sundries, collector shoes and brackets, 
metallic and carbon filament lamps and fittings. Mr. J. Shaw, 
General Manager and Secretary, Central Station, Birkenhead. 


Birmingham, — October 11th. Salvage Department. 
Four electric vehicles for the removal of house refuse. (See this 
issue.) 


Bradford. — October 28th. Electricity Department. 


Two natural-draught chimney-type ooolirg towers, pipework 
troughing, valves, &c. (Contract R 160). (September 21th.) 


Dewsbury,— October 4th. Electric Wiring of Маг]. 
borough House (Kindergarten School), at Wheelwright Grammar 
School for Girls. Mr. G. E. Featherston, Secretary to the 
Governors, Technical School. 


France.—Paris.—October 15th. Multiple commutator 
switchboards for the central telephonic offices at Portiers and St. 
Etiénne. Particulare, Direction de l Exploitation té:éphonique, 
4° Bureau, 103, Rue de Grenelle, Paris. 


Iado-China.—January 8rd, 1921. Construction of a 
generating station at Gia-Lam ; construction of а pumping station 
at Dong-Du on the Red River; construction of an electric line 
between above stations ; the working of the generating station and 
the pumping station. Particulars, Agence Générale des Colonies, 
Piéce 21, 2° étage, 27, Rue Oudinot, Paris. 

India. — AGRA. — October 22nd. Municipal Board. 
Complete generating plant, comprising : four Diesel engines and 
H.T. alternators; H.T. and L.T. ewitchgear, transformers and sub- 
Station equipment; 15 miles underground H.T. cables, 28 miles 
overhead L.T. three-phase mains and street lighting equipment, 
complete with all accessories, (August 20th.) 


Lincoln. — October 8th. Electricity Department. 
Spray cooling plant, 500.000 gallons per hour, with pipe and 
pipework, (September 10th.) 


Instruments and parts 
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London.—Lonpon County CoUNCIL.— October 25th. 
125 tramcar bodies, 125 complete sets of maximum traction bogie 
trucks, and 125 electrical equipments, together with the assembling 
of same. (See this issue.) 


Manchester. — October 20th. Electricity Committee. 
Specification No. B.9. Five 8,500 K.v.A. 3-phase transformers and 
fans, Хо. ; and three 6,000 K. v. A. 3 phase transformers and fans, &0. 
Mr. F. E. Hughes, Secretary, Electricity Department, Town Hall. 

October 27th. Electricity Committee. Complete heating installa- 
tion for the workshop and stores at the Barton power station. 
Mr. В. L. Pearce, Chief Engineer and Manager, Dickinson Street. 

October 27th. Electricity Committee. Three mechanical water 
elim and three grid screens, (Specification B. 10.) (See this 
issue. 

Rochdale.—Board of Guardians. Installation of new 
telephones at the Institution and Hospital, Birch Hill. (Sept. 24th). 


Sheffield.— October 12th. Electric Supply Department. 
Two 10,000-Kw. steam turbines, condensing plants, pipework, &c., 
alternators and exciters. (September 10th.) 


Southampton,—October 8th. Electricity Department. 
One 5,00) к.т. 3-phase, 50 periods, 6,600 volts, turbo-alternator 
with condensing plant and accessories. (September 24th.) 

Spain.—Tenders have recently been invited for the 
concession for the construction and working of an electric tramway 
between Matara and Argentona (Province of Barcelona.) 


Uruguay. — December 18th. The Post Office authorities 
are, for the second time, inviting tenders for the construction of an 
underground telephone system here. 


West Bromwich.—Corporation Electricity "Department. 


Natural-draught cooling tower. (See this issue.) 


CLOSED. 
Australia, — MELBOURNE. — Electricity Supply Com- 


mittee. Аосерїей:-- 
Н.Т. transformer switchgear, £1,513.— Ferguson Pallia, Ltd. 
Ten 250 K. v. A. transformers, £6,486.—Gardner, Waern & Co. 
204 tons bare н.р. copper cables, £3,528.—B. I. & Helsby Cables, Ltd, 
900 porcelain insulators, £335.—Australian Porcelain Co. 


NEw SOUTH WALES.—Publio Works Department. Accepted :— 

Insulators for state transmission lines, £16,681. — Australian General 
Electric Co. 

Steam driven electric generating plant, £11,770. — Australian General 
Electric Qo. — Tenders. 


Government Contracts.— The undermentioned Govern- 
ment contracts were placed during August, 1920. 


ADMIRALTY (CONTRACT AND PuncHAsE DEPARTMENT). 


Automatic telephone apparatus.—Relay Automatic Telephone Co., Ltd. 

Batteries and cells.—Fuller's United Electric Works, Ltd. 

Conduit tubing and accessories.—Barton & Sons; I. Birch & Sons, Ltd.; 
Brotherton, Ediswan Tubes & Conduits, Ltd. я 

Rewinding motors.—Electromotors, Ltd. 

Erection of motor generator set.—G. E. Taylor & Co., Ltd. 

Positive plates.—Tudor Accumulator Co., Ltd. 

Electrically-driven saw bench.—A. Ransom & Co., Ltd. 

Selector board and panels.—General Electric Co., Ltd 


War OrrFicg. ` 


Electric cells.—Siemens Bros. & Co., Ltd. 
Rotor fans.—James Keith & Blackman Co., Ltd. 


War Orrick (Army Contracts DEPARTMENT). 


Block for electrical cells.—Siemens Bros. & Co., Ltd. 

Electric cells.—Edison Swan Electric Co., Ltd.; Fuller's United Electric Co., 
Ltd.; Siemens Bros. & Co., Ltd. 

Wireless telegraphy valves.—-General Electric Co., Ltd. 

| GENERAL Post OFFICE. 

Protective apparatus.—Phcenix Telephone & Electric Co., Ltd. 

Telegraph apparatus.—Automatic Telephone Manufacturing Co., Ltd. 

e apparatus. — Automatic Telephone Manufacturing Co., Ltd.; Western 
;lectric Co., Lid. 

Cable bearers.—A. T. Cantwell. 

Jointers’ tool boxes. -W. Duncan, Tucker & Sons, Ltd. 

Telegraph and telephone cable.— British Insulated & Helsby Cables, Ltd.; 
lackbridge Cable Co., Ltd.; W. T. Henley's Telegraph Works Co., Ltd.; 
Johnson & Phillips, Ltd.; Н. W. Smith & Co., Ltd.; Union Cable Co., 
Ltd.: Western Electric Co., Ltd. 

Lamp caps.—C. A. Apperley (Karabon). 

Cords for telephones.—London Electric Wire Co. & Smiths, Ltd.; Phoenix 
Telephone K Electric Works, Ltd. " 

Ducts.—Jas. Oakes & Co. 

Insulators.—J. Bourne & Sons, Ltd.; T. De la Rue & Co., Ltd.; Doulton & Co., 
Ltd.; Litholite Insulators, Ltd.; Taylor, Tunnicliffe & Co., Ltd. 

Glow lamps.—General Electric Co., Ltd. 

Plugs for telephones.—British L. M. Ericsson Manufacturing Co., Ltd. 

Charging sets.—P. S. Doherty & Co. 

Spindles for insulators.— T. W. Lench, Ltd. 

Thermionic valves.—General Electric Co., Ltd. 

Se and silk cord copper wire.—London Electric Wire Co. & Smiths, 

Enamelled and flame-proof wire.—Macintosh Cable Co., Ltd. 

Laying conduits, &c.—Palmer's Grcen-North Junction underground: O. C. 
Summers. Camberwell, Southwark, &c., disconnected: O. C. Summers, 
Kensington, Paddington and St. Marylebone, disconnected : О. C. Summers. 
Willesden, Wembley, &c., disconnected: O. C. Summers. City of London, 
disconnected: J. Mowlem & Co., Ltd. New Cross Road, S.E., under. 
round: J. Mowlem & Co., Ltd. London-Dorking (Section III): J. 
Mowlem & Co., Ltd. New Bridge Street-Byron House, Fleet Street: J. 
Mowlem & Co., Ltd. St. Pancras, disconnected: D. R. Paterson, Ltd, 
London-Bristol-Newport (South Wales), Section II: Westminster Public 
Works Co., Ltd. Chiswick-Hammersmith, Western Junction: W. Iles. 
London-Bristol-Newport (South Wales), Section 1: J. A. Ewart, Ltd. 

Manufacture, supply, drawing-in, nand jointing cable.— Leeds-York : British 
Уа & Helsby Cables Ltd. Slough-Reading: Western Electric Co., 
td. 

Secondary cells.—Leeds Automatic Telephone Exchange: Chlori : 
See co Pu p E oride Electrical 

Telephone Exchange equipment.—Tottenham : Western Electric Co., Ltd. Sub- 
contractors for batteries: Tudor Accumulator Co., Ltd. Charging ma- 
chine: Crompton & Co., Ltd. Bolton: Western Electric Co., Ltd. Sub. 
contractors. Batteries: Tudor Accumulator Co., Ltd. Charging machines: 
English Electric Co., Ltd. Southampton : Siemens Bros. & Co., Ltd. Sub- 
contractors. Batteries: Tudor Accumulator Co., Ltd. Ringing apparatus; 


Crompton & Co., Ltd. Grimsby: Siemens Bros. & Co., Ltd. Smethwick 
(Birmingham): British L. M. Ericsson Manufacturi Co., Ltd. Lan. 
caster: British L. M. Ericsson Manuſactufing Co., Ltd. Sub-contractors, 
batteries: Tudor Accumulator Co., Ltd. Starting switches: Bray Markham 
& Reiss. Voltmeter-ammeter : Elliott Bros. Charging machine: Crompton 
& Co., Ltd. 
INDiA OFFICE: Stores DEPARTMENT. 
Cells.—Chloride Electrical Storage Co., Ltd. 
Electrical equipment.— British Thomson-Houston Co., Ltd. 
Generating set.—Lancashire Dynamo & Motor Co., Ltd. 
Harmosic ringers.—Automatic Telephone Manufacturing Co., Ltd. 
Lift.—Waygood-Otis, Ltd. 
Microphones.—Siemens Bros. & Co., Ltd. 
Wheatstone transmitters. Automatic Telephone Manufacturing Co., Ltd. 
Wireless telegraph apparatus.—Marconi Wireless Telegraph Co., Ltd. 
Electric wire.—T. Smith & Co., Ltd. 
X-ray cubicle.—Watson & Sons, Ltd. " 
CROWN AGENTS FOR THE COLONIES. 
Cable, &c.—Siemens Bros. & Co., Ltd. 
Lux cells.—Chloride Electrical Storage Co., Ltd. 
Motor generator.—Crompton & Co., Ltd. 
Switchboard cables, &c.—Western Electric Co., Ltd. 
Telegraph ironwork.—Siemens Bros. & Co., Ltd. 

Telegraph line material.—Siemens Bros. & Co., Ltd.; Bullers, Ltd. | 
Telephone materials.—Siemens Bros. & Co., Lid.; British L.M. Ericsson Manu- 
[сш [н Co., Ltd. З 

Н.М. Orrics or Works. 
Engineering services.—Electric wiring Ipswich Training Centre: Cecil Cooper 
& Co., Ltd. А 
Telephone silence cabinets.— Siemens Bros. & Co., Ltd. | 
| METROPOLITAN POLICE. 
Rewiring electric light installation at New Scotland Yard.—Lund Bros. & Co. 


Barnes.— Electricity Committee. Accepted: Extensions 
to the electricity works, £8,470, Mr. W. Lowe. 


Hammersmith.—Electricity Committee. Recommended : 


Additional boiler house plant, gangways, ladders and handrails, for the new 
Stirling boiler. 

Foster Construction Co., Ltd.. £126—Recommended. 

H. W. Journet & Co. 8 vs £145 

Stirling Boiler Co., Ltd. T sv - £220 


Coal supply. 
25,000 tons of Wernddu through coal, 46s. 8d. per ton, f.o.r. Shepherd’s 
Bush.—Judd, Budd & Son.—Recommended. А 


London.—ST. MARYLEBONE. Electricity Committee : — 


Btand-by motor and clutches for the air-extraction pump to be supplicd 
with the turbo-alternator, £525. —Oerlikon Co.—Accepted. 

Additional switchgear, £559.—Ferguson, Рао, Ltd.—Recominended. 

Water soparator, 420. Alton & Co. —nRecommended, 


FORTHCOMING EVENTS. 


Electro-Harmonic Society.—Friday, October Ist. In the Great Hall, Cannon 
Street Hotel, E.C., at 8 p.m. Smoking Concert. 


Electrical Power Engineers’ Association (Manchester Section). Saturday, 
October 2nd. At Milton Hall, Deansgate. Manchester. At 6.30 p.m. Address 


by Mr. Essex, Secretary of the N.E. Division. 


Junior Institution of Engineers.—Friday, October Ist. At Caxton Hall, 
Victoria Street. S. W., at 8 p.m. Paper on Notes on Factory Manago- 
ment," by Mr. H. N. Munro. 

Edinburgh Electrical Society. — Satnrday, October 2nd. 
Restaurant, at 5.30 p m. Social Evening. 

Friday, October 8th. At the Philosophical Institution, Queen Street 
at 8 pm. Paper on the Electric Equipment of a modern Battleship,’ 
by Mr. R. Stark. 

Salford Technical and Engineering Association.—Saturday, October 2nd. 
At the Royal Technical Institute, at 7 p.m. Paper on “Progress and 
Production," by Mr. J. Renshaw, 


At Fairley 


NOTES. 


Summer Тіте, — The Home Office announces that the 
Government, in view of the possibility of the coal miners’ strike 
taking place, has postponed the return from "summer time” to 
Greenwich mean time, which would normally have taken place at 
2 a.m. on the night of Septembor 26th-27th. An Order in Council 
has been made, substituting Octobar 25th for September 27th. as the 
date on which "summer time" will end. Summer time in France 
will end on the night of October 23rd-21th. 


Electrolytic Disinfecting Fíuid.—In the course of his 
annual report for 1919, Dr. F. W. Alexander, medical officer of 
Health to the borough of Poplar, states that 33,285 gallons of elec- 
trolytio disinfectant were manufactured, making 66,570 gallons as 
diluted for distribution. The cost was, for materials, £139 ; elec- 
trical energy, £77 ; total, £216. The plant has now been running 
14 years, and has manufactured 537,504 gallons of the fluid at a 
cost for electricity of £663, and materials £784 (about jd. per 
gallon). 

Industrial Accidents.— There were 1,384 fatal industrial 
accidents last year, said Mr. Gerald Bellhouse, Deputy Ohief 
Inspector of Factories, at a Conference at Olympia, under the 
auspices of the British Industrial Safety First" Association. 
Forty thousand accidents were due to machinery, and 84,000 were 
non-machinery cases. The accidents must generally be attributed 
to negligence, want of thought, or want of instruction. Twelve 
years’ experience in America had shown that with a proper safety 
organisation 75 per cent. of all accidental deaths and injuries. 
could be eliminated. 


Sclentific Literature.—4A three-days’ Conference on an 
international catalogue of scientific literature is being held at the 
Royal Society, from September 29th to October lst. А large 
по of delegates are present from the Colonies and foreign 
countries, 
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Electric Vehicles.—The King's Lynn Town Council is 
considering the purchase of two electric vehicles ; another vehicle 
is to be purchased by the Manchester Public Health Committee, 
the Mansfield General Purpoees Committee is to acquire two electric 
tipping wagons at a cost of £1,820 each, while the Light Railways 
Committee of the Southend-on-Sea Town Council is to purchase an 
electric wagon. Messrs. Drake & Gorham, Ltd., have been awarded 
a contract by the Wallasey Town Council for the supply of two 
tipping wagons, at £2,882, for house-refuse collection p ses. 
The two vehicles are expected to economise 16. 6d. per ton on loads 
carried, displace six horses, and save £500 per year. Messrs. 
Ransomes, Sims & Jefferies, Ltd., hope to deliver within about 
two months five standard 24-ton ‘ Orwell " refuse-disposalfvehicles 
fitted with electrically-operated tipping gear, to the order of the 
Edmonton Borough Council, The Newport (Mon.) Corporation 
scavenging department has placed an order for a fleet of five 
“Orwell” tipping wagons, and another vehicle is being 
constructed for the local electricity department. From South 
Africa comes the news that the tender of the Griffin Engineering 
Co., Ltd., for the supply of an “ Orwell” electric tower wagon has 
been accepted by the Johannesburg Municipal Council.— Electric 
Vehicle. 


Service Notes.—Recruiting for the electrical depart- 
ments of the Navy and Army is still going on, all the vacanoies 
for tip-top men not having yet been filled in the R.A.F., R.E., and 
R.A.8.C. The wireless department is also wanting more men. 


Raid on Electrical Apparatus.—On Sunday night, 
September 12th, Templemary Buttevant, the residence of Mr. R. P. 
Fuge, J.P., was raided by armed and masked men, in the absence 
of the family, and the housekeeper was held up. There were no 
arms in the house, exoept ап old and useless gun; the raiders, 
however, carried off a large part of the valuable electrical testing 
instruments belonging to Mr. Fuge, amongst them a high-resistance 
Kelvin reflecting galvanometer, a standard microfarad condenser, 
a bridge (Post Office pattern), and various keys, telephones, &o. 
The telephone between the top and bottom of the house was torn 
from the walls. 

Fatalities, —A curious accident, which involved the 
death of Edward Arthur Thornley, aged 27, electrician, of 122, 
Thornton Road, Shelton, was the subject of an inquiry by Mr. 
Hugh W. Adams (Coroner), at Fenton Town Hall, on Tuesday last 
week. According to the Staffordshire Sentinel, the deceased was 
employed at the Great Fenton Colliery, and about 7.40 a.m. on the 
10th inst. he was in the act of turning off a switch, when. for some 
unknown reason, it exploded. Pieces of the switch struck him on 
the head, causing a fracture of the base of the skull. An engine- 
man waa also struck by the fragments. 

Charles Osborne said he was in the compressor-house on the 
morning in question, and the deceased was turning off the isolating 
switch when there was a sudden explosion. Witness fell on the 
floor purposely, and he noticed that the deceased was lying in front 
of the switch. When he (witness) went to him, he found that he 
had sustained serious injuries to the head. He was unconscious. 

Thomas А. B. Horsley, Electrical Inspector of Mines at the Home 
Office, said he had visited the oolliery, and had examined the ruins 
of the switch. He had opened the cable end at the point where it 
joined the switch, and had tested the insulation of the cable, and 
bad found no defect. He notioed some oil on the bottom of the 
switch-oace. He removed the oil-box of the switch proper, and 
found no signs of defect in the switch. Не had never known а 
similar accident. In his opinion, it was a case of pure 
misadventure. 

A verdict ok Death from fracture of the base of the skull, caused 
by an explosion,” was returned. 

Following an operation for cancer, Ellen McLaughlan died in the 
Royal Infirmary at Liverpool. At the inquest, on September 21st, 
it was stated that during the operation the electrically-heated table 
became too hot, with the result that the patient was severely 
burned, and, despite prompt treatment, she died. The jury found 
that death was due to the condition of the kidneys following 
cancer, adding that it was accelerated by burns, which might have 
been avoided. 

“ Accidental death " was recorded at the inquest on the death of 
Charles Clayton Jowett (61), labourer, employed by the Bradford 
Corporation, who had been run over and killed by an electric coal 
wagon while working at the Corporation's electricity works. А 
rider was added that in future а man should be employed to keep & 
look-out, and thereby prevent accidents. 


R.N.D. Signal Company's Dinner.— The second annual 
dinner and re union of the R.N.D. Signal Company will take place 
at the Holborn Restaurant on Friday, November 5th. Morning 
dress. Tickets 10s. 6d. each may be obtained of Mr. A. G. Hilling, 
1, Glaserton Road, N. 16. 


Engineering Golfing Society.—The Autumn Meeting 
of the Society is to be held at Wimbledon on October 12th by the 
courtesy of the Royal Wimbledon Golf Club. An 18-hole medal 
round will be played in the morning for the Hele-Shaw " scratch 
challenge cup and memento. Foursomes will be played in the 
afternoon, 18-hole match play against bogey, for the " Hadfield ” 
challenge cups. Prizes will also be given in both morning and 
afternoon rounds. Entries close by first post on October oth. 


Freemasonry.— On Saturday last the Electric Lodge 
(No. 2,087) met at the Mitre Hotel, Hampton Court, Mr. John E. 
Hood, the W.M., being in the chair ; the Lodge was honoured by 
the presence of Mr. A. Burnett-Brown, Deputy Prov. G.M. of 
Middlesex, An interesting feature of the proceedings was a 


presentation to Mr. Edwin J. Reid (of Reid Bros., telegraph engi- 
neers), of the Masonic clothing and regalia of Assistant Grand 
Superintendent of Works, in view of his recent appointment to 
that post, by Mr. Hood on behalf of the Electrio Lodge, tbe North 
Kent Lodge (No. 2,499), the Telephone Lodge (No. 3,301), and the 
Kelvin Lodge (No. 3,736). The ceremony was attended by repre- 
sentatives of those Lodges, including Messrs, P. P. Kipping and 
F. A. B. Lord (Grand Officers), W. Aitken, and T. W. Greaves. 
Mr. E. E. Sharp (of the Tok switch) was elected Master for the 
ensuing year. 


Conciliators in Harmony.— It is announced in the Press 
that a further meeting of representatives of the National Alliance 
of Employers and Employed and the Industrial League and Recon- 
struction Council was to be held on Wednesday to consider the 
proposed fusion of their organisations. 


Educational, —MaNcHksTER UNiversity.—The exten- 
sions to the University so urgently needed, and the provision of 
additional etaff, cannot be thought of at present. owing to tbe 
deplorable lack of funds. The total number of students during the 
past session was 2,775, an enormous increase on the previous session's 
total—1,619. One consequence of the shortage of staff has been an 
inevitable curtailment of research work. In spite of inoreased cost, 
the number of books published by the University Press has been 
greater than in any previous year. The scheme for classes for 
elementary school children has been limited by а lack of the 
necessary accommodation, but the large number of 2,600 have 
attended the Museum olaases each week. . 


The Civils’ Dinner.—O wing to the uncertainties of the 
industrial situation, says The Times, the Institution of Civil Engi- 
neers has abandoned the dinner which had been fixed for 
October 6th. 


Appointments Vacant.— Instructors and demonstrators 
in civil and mechanical engineering (£315), and electrical engin- 
eering and applied phjsics (£315), for the Northampton Poly- 
technic Institute; charge engineers for the Yorkshire Electric 
Power Co.; deputy power-house superintendent (1,000 Rs. per 
month) for the Bombay Electricity Supply and Tramways Co., 
Ltd.; visiting teacher in electrical engineering for the London 
County Council School of Engineering and Navigation, Poplar ; 
assistant eugineer for the electrical installation (contracting) and 
electrical vehicle (garaging) department at Ipswich electricity 


department (£250); general manager (£500) for the Electric. 


Light and Power Co. at Belize, British Honduras ; charge engineer 
(£280) for the Borough of Bedford electricity department ; plumber- 
jointer for the Derby Corporation electricity department ; lecturers 
in physics, mathematics, and electrical engineering for the 
Birmingham Municipal Technical School ; instructor in engineering, 
drawing, and mechanical engineering for the East Ham Education 
Committe. See our advertisement pages to-day. 


Portable Electric Drills.—Our attention has been drawn 
to а recent performance of the Mark 1 Westool drill made by the 
Westminster Tool and Electric Co. This series of high-power, 
heavy-duty drills, which was illustrated on p. 415 of our September 
24th issue, now covers the whole range of standard drill bita, and 
can be wound for any normal current. At one of the large iron- 
works in the north of England, there was a breakdown at a biast 
furnace, and а No. 3, Mark I " Westool " drill was used to drilla 
hole 2 in. diameter by 8 in. deep through wrought-iron with an 
8-ft. spindle on the drill, as the machine could not be taken any 
closer to its work, because the furnace had to be kept working. 
This is considerably more than the guaranteed performance of the 
drill, as its normal rating is for lj-in. holes, but it did the job 
without injury. 


INSTITUTION NOTES. 


Physical Society of London.—The forthcoming general 
discussion n The Fhysics and Chemistry of Colloids and 
their Bearing on Industrial Questions °’ which is being ar- 
ranged jointly by the Faraday Society and the Physical Society 
of London has been fixed to take place оп Monday, October 
25th, at the Institution of Mechanical Engineers, Storey's Gate, 
London, S. W. 1. The discussion will be presided over by 
Prof. Sir W. H. Bragg, K.B.E., F.R.S., and it will be 
introduced by Prof. Dr. The Svedberg of the University of 
Upsala, who will give a general survey of the subject before 
discussion 18 opened in its various branches. 

Non-members of the above societies desirous of attending the 
discussion may obtain tickets of admission from Mr. F. S. 
Spiers, 10, Essex Street, London, W.C. 2. 

Faraday Society.—The Faraday Society, the Institution of 
Mechanical Engineers, the Institute of Metals, and probably 
also the Iron and Steel Institute, contemplate holding early 
in 1921 a joint general discussion on The Failure of Metals 
under Internal or Prolonged Stress.” 

While various aspects of the subject have already been 
discussed, some new matter will be placed at the disposal of 
the co-operating societies later in the year, and it is considered 
that this will afford an opportunity for a more comprehensive 
consideration of the subject than has yet been given to it. 

The problem to be discussed is the failure of metal articles 
as a result either of external stresses to which they have been 
exposed for any length of time, or of internal stresses arising 
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from conditions of manufacture, such as cold work, unequal 
expansion or contraction during casting, and subsequent 
operations, including rapid heating and cooling. It is in- 
tended that the subject of the discussion should include the 
phenomena known as season cracking," corrosion crack- 
ing, fire cracking, and analogous forms of failure, and 
that iron and steel as well as non-ferrous metals should be 
dealt with. 

The scope of the discussion would permit of contributions 
relating to the properties and behaviour of materials other 
than metals which might throw light on the phenomena 
covered by the title. 

Anyone desirous of contributing to this discussion is asked 
to communicate with the secretary of the Joint Committee, 
Мг. F. S. Spiers, 10, Essex Street, London, W.C. 3. 


Liverpool Wireless Association.— The first meeting of the 
Association was held on September 22nd at the Royal In- 
stitution, Colquith Street. 

A demonstration with a 3-valve receiving set, and a frame 
aerial—arranged by Messrs. Grindon and Williams—was very 
successful, excellent signals being obtained. 

Mr. S. Lowery gave and explained data with regard to the 
winding and calculation of inductances. | 


Finsbnry Old Students’ Association.—The ninth annual 
dinner of the Finsbury Technical College Old Students' Asso- 
ciation will be held at the Trocadero Restaurant, Piccadilly 
Circus, on Saturday, November 13th, when the chair will be 
wi E the President, Mr. John E. Raworth, F. C. I. P. A., 

Old students may obtain tickets (15s. each, exclusive of 
wine) and particulars from the hon. secretary, Mr. H. P. 
Guy, 909, Northumberland Park, Tottenham, N. 17. 


Edinburgh Electrical Society.—The opening meeting of 

e second session of the Edinburgh Electrical Society was 
held in the Philosophical Institute, Edinburgh, on September 
24th, when Mr. D. Macintosh presided. 

Prof. Baily, M.A., F.R.S.E., delivered a lecture on 
Modern Traction by Road and Rail," which was illustrated 
by lantern slides. The development of traction systems during 
the last 50 years was interestingly summarised, and rival 
methods compared. Electric road and rail transport was 
specially considered, and details of the latest forms of electric 
locomotives were explained. 

The following items are included in the programme of 
the session :— | 

October 2nd.—Social evening in conjunction with the local branch of the 
Association of Mining Electrical Engineers at Fairley's Restaurant. 

R 8th.—'' The Electrical Equipment of a Modern Battleship, by Mr. 

October 21st.—Visit to Scotsman offices. 

November bth.—'' Some Incidental Uses of Electricity." by Mr. B. A. 
Pilkington. 

November 19th.— Medical Electricity.“ 

Soest 9rd.—'' An Electrical Engineer's Walk Round a Factory," by Мг. 
ра l7th.—Elcctrical questions and answers. 


January 14th.—'' Some Notes on Cables," by Mr. W. F. Mitchell. 

January 28th.—“ Electrical Wonders in Guernsey," by Mr. E. C. Catford. 

February llth.—Visit to North British Rubber Works. 

February 95th.—'' Telephone Troubles, by Mr. J. McEwan Brown. 

March 11th.—Apprentices night. Short papers on everyday work, for 
Society's prize. 

March 25th.—'* Automatic Telephones," by Mr. W. Leithead. 

April 8th.—Electrical questions and answers. 

April 22nd.—Open night. 

ay 6th.—Annual meeting. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers. whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


AT a smoking concert, held on September 24th, Mr. J. B. PARKER, 
late assistant rolling stock superintendent, and MR. A. W. G. 
WOODWARD, late electrical foreman of the Sheffield Corporation 
tramways department, who have recently been appointed general 
manager and electrician respectively to the Tees-side Bailless 
Traction Board, received presentations from the workmen at 
Sheffield. The presentation was made by Mr. J. Smith, rolling 
atock superintendent. Mr. Parker has been presented with a gold 
watch by his colleagues on the etaff. 

Мв. Н. STOWE, who has for 21 years heen on the staff of the 
instrument department at the Arc Works of Crompton & Co., Ltd., 
of Chelmsford, is leaving for Australia, and his colleagues have 
presented him with a gold watch, and a gold albert and shield. 

Mr. W. H. BLYTHE, for six years senior assistant of the research 
department of the British Westinghouse Co., Trafford Park. has 
been appointed travelling lecturer in electrical engineering to the 
Glamorgan County Council (Pontypridd district). 

Southend-on-Sea Town Council has appointed Mr. 8, SHARPE, 
who has been engaged to supervise the erection and working of the 
Diesel oil engines, as sub-station superintendent, at a salary of 
£352 per annum, rising to £378 when the whole of the six oil 
engines are in operation. 

An Exchange Telegraph dispatch from Rome states that SIGNOR 
D'ANNUNZIO bas conferred on SIGNOR MARCONI the title and 
insignia of a legionary. Signor Marconi has promised to erect at 
Fiume a very powerful wireless station at his own expense. 

Mr. А. W. STABLES. who recently arrived in London from New 
Zeeland to!sucoeed Mr. John R. Burt, as London manager to 


А. and T. Burt, Ltd. (New Zealand), Eldon Street House, E.C. 3, 
was, prior to joining Messrs. Burt, general manager of the New 


Zealand Hardware Co., Ltd. Mr. John R. Burt leaves London for 


New Zealand per Remuera. 

Мв. C. WILKINSON, after 15 years’ service as chief electrician 
with Mesers. T. Summerson & Sons, Darlington, has been presented 
by his colleagues with a gold watch. He is starting business as an 
electrician on his own account in the town. 


Obituary.—Mn. R. STEWART BAIN.— We deeply regret to record 
the death of Mr. В. Stewart Bain, which occurred suddenly from 
cerebral apoplexy. He had а seizure while engaged in his office 
on Monday, and was taken to Charing Oross Hospital, but never 
recovered. Mr. Bain, who was 61 years of age, was managing 
director of the London Electric Supply Corporation, Ltd. He was 
a chartered accountant, and had been associated with the Deptford 
undertaking " on its financial and commercial side for somé 
30 years, having joined the company in 1888. Some years later, 
when the concern was passing through the serious financial trials 
which were the price of its pioneering enterprise in electricity 
supply, Lord Wantage made him Official Receiver. Subsequently 
he became managing director. For some years at the annual 
meetings of the company he followed the chairman with a speech 
in which he gave useful statistical and financial matter regarding 
operating resuits. The deceased gentleman was also on the boards 
of several non-electrical companies. Mr. Bain was most highly 
estéemed by all with whom he was associated, both in the London 
Electric Supply Corporation and in his relations with the boards of 
other London electricity supply companies. 'The industry has lost 
a gentleman who will be greatly missed. 

Мв. F. BURNS.— The death is recorded of Mr, Fred. Burns. elec- 
trician, Market Street, Barnsley, after a lengthy and painful illness 


NEW COMPANIES REGISTERED, 


Mullard Radio Valve Co., Ltd. ( 170,293).—Private com- 
pany. Registered September 17th. Capital, £30,000 in £1 shares (10,000 

per cent. cumulative participating preference). То acquire and turn to 
account the benefit of inventions connected with radio telegraphy and tele- 
phony and other methods of intercommunication, and apparatus, instruments, 
valves, and appliances connected therewith, &c., and to adopt an agreement 
with B. H. Binder (the liquidator of the Z * Electric Lamp Co., Ltd.), and 
5. К. Mullard. The subscribers (each with 100 ordinary shares) are: Sir 
Ralph P. Ashton, Orient House, New Broad Street, E.C., East India merchant; 
H. J. Owens, Orient House, New Broad Street, E.C., clerk. So long as 
the Radio Communication Co., Ltd., Kilburn Brown & Co., C. F. Elwell, 
S. R. Mullard, and E. H. M. Denny hold £2,500 shares each, they may 
be represented on the board by one director. The first directors are Sir 
Ralph P. Ashton (representative of Kilburn Brown & Co.); B. Binyon 
(representative of the Radio Communication Co., Ltd.); C. F. Elwell. and 
S. R. Mullard. Sir Ralph P. Ashton is the chairman. Solicitor: G. G. Warr, 
Palmerston House, 34, Old Broad Street, E.C.2. Registered office: Orient 
House, New Broad Street, E.C. 


Electric Gramophones, Ltd. (170, 391).— Private company. 
Registered September 23rd. Capital, £1,500 in 1,450 preferred participating 
ordinary shares of £l each and 1,000 deferred shares of 15. each. To carry 
on the business of manufacturers of gramophones and talking machines and 
accessories, manufacturers of and dealers in motors, wires, apparatus, and 
electrical appliances, &c. The subscribers (each with one preferred participat- 
ing ordinary share) are: К. O. Davis, Тһе Poplars,” Chase Side, Enfield, 
engineer; C. J. Barnett, White Lodge, Church Street. Edmonton, engineer. 
The first directors are: K. O. Davis and C. J. Barnett. Registered office : 
7, The Quadrant, Winchmore Hill, М. 21. 


Presteign Electric Co., Ltd. (170,355).—Registered Sep- 
tember 2lst. Capital, 25,000 in £1 shares. To carry оп the business of an 
electric light and supply company, &c. The. first directors are: Rev. H. L. 
Kewley, Presteign, Radnorshire; H. J. Sparey, Presteign, Radnorshire; A. M. 
Wilson, The Moor, Presteign. Minimum cash subscription 7 shares. Qualifica- 
tion 25 shares. Secretary: F. L. Green. Solicitor: F. L. Green, Presteign. 


OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES. 


Dickinson Electrical Manufacturing Co., Ltd.—Particu- 
lars of £2, debentures and bonuses for £80 authorised July 29th, 1920, 
whole amount issued, charged on the company's undertaking and property, 
present and future, including uncalled capital. 


Lancashire Power Construction Co., Ltd.—Return dated 
July 8th, 1920. Capital, £689,838 in £1 shares (400,000 first preference, 137,500 
preference, and 152,838 ordinary), all shares taken up. £680,477 2s. paid, 
£2,400 considered as paid. £6,960 18s. in arrears, Mortgages and charges, 
£288,000. 


Magic Appliances, Ld.—Particulars of £2,000 debentures 
authorised July 27th, 1920, whole amount issued, charged on the company's 
property, present and future, including uncalled capital. 

Tees-side Electric & Plumbers’ Stores, Ltd.—Mortgage 
dated August 6th, 1920, to secure all monevs due or to become due from 
company to London Joint City & Midland Bank, Ltd., 55, Lower Reed Street, 
West Hartlepool. 


South-Western Engineering Co., Ltd.—Debentures dated 
September 9th, 1920, to secure £2,000 charged on company’s property, present 
and future, including uncalled capital. Holders: J. Watt, Sangley Estate 
Office, Bromley Road, Catford, S.E., and E. С. Stansbury, 6, New Square, 
Lincoln’s Inn, W.C. 


Salmon & Раш», Ltd.—Debentures dated September Ist, 
1920, to secure £4,200, charged on the company's undertaking and property, 
present and future, including uncalled capital. Holder: C. R. D. Pritchett, 
78, Knightsbridge, S.W. 


Saunders Electrical Co., Ltd.—Mortgage and equitable 
charge on leasehold offices and workshops in Godiva Street, Coventry, both 
dated September 9th, 1920, to secure £1,000 and £500 respectively. Holders: 
G. Masters and H. Masters, of Avton-on-Dunsmore, Warwick, and J. T. 
Moore, Priory Road, Coventry, and С. E. Stanley, 23a, Coundon Road, 


Coventry. 

Yorkshire & District Electric Lamp Repairing Co., Ltd.— 
Mortgage dated July 16th, 1920, to secure £1, charged on “ Heeley Mill, 
Heeley, Sheffield. Holders: Mrs. E. L. Steel. The Fire," Aston Abbots, 


Bucks., and J. E. Wing, 70, Queen Street, Sheffield. 
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Chloride Electrical Storage Co., Ltd.—Return dated June 
9nd, 1920. Capital, £300,000 in £1 shares (62,000 preferred, 219,750 ordinary, 
and 18,250 unissued), 62,000 preferred and 219,750 ordinary shares taken up. 
£75,738 paid. £206,012 considered as paid. Mortgages and charges, nil. 


Chile Telephone Co., Ltd.—Return dated August 3rd, 
1920. Capital, £900,000 in £5 shares. 99,000 shares taken up. 5,000 paid. 
£220,000 considered as paid. Mortgages and charges, nil. 


. Rangoon Electric Tramway & Supply, Ltd.—Return dated 
April 7th, 1920 (filed July 24th, 1920). Capital, £500,000 in 50,000 preferred 
shares of £5 each and 250,000 ordinary shares of £1 each. 50,000 preferred 
and 177,001 ordinary shares taken up. £361,999 paid, leaving £2 in arrears. 
£65,000 considered as paid. Mortgages and charges, £258,062. 

Liverpool Electric Cable Co., Ltd.—Return dated August 
3rd, 1920. Capital, £30,000 in £1 shares. All shares taken up. £7,833 paid. 
£22,167 considered as paid. Mortgages and charges, nil. 

Marconi International Marine Communication Co., Ltd.— 
Return dated July 2nd, 1920. Capital, £1,500,000 in £1 shares. £1,192,726 
shares taken up. £1,087,726 paid. £105,000 considered as paid. Mortgages 
and charges, £78,320. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


RELEASED from immediate fear of a miners’ strike, the Stock 
Exchange markets at the beginning of the week adopted a 
cheerful tone that spread throughout most of its sections. 
Had it not been for the trotting-out afresh of what are called 
money fears, the disposition would have been more cheery 
still. But some unkind persons began to throw out hints con- 
cerning an 8 per cent. Bank Rate, and these did not fail of 
their effect upon the purely investment securities. If the strike 
does not take place, public attention will be turned to the way 
in which the finances of the country are wading steadily 
deeper into the mire, and this will lead to talk of a new 
national loan on the grand scale. 

City talk runs upon the possibility of the Excess Profits Duty 
being either substantially reduced, or else abandoned alto- 
gether, when the Budget is '" broken " next spring. Unless 
conditions alter in some miraculous way, it is taken for granted 
that removal of E.P.D. would merely be the excuse for im- 
position of other taxes. The Corporation tax offers manifest 
temptation to & hardly-pressed Chancellor of the Exchequer. 
This is so generally recognised that already there are members 
of semi-private companies discussing the advisability of dissolu- 
tion of the companies and reverting to an '' unlimited ” status 
in order to escape the incidence of & tax which, even in its 
present form, presses harshly upon many of those called upon 
to pay it. 

Last week's rise of eleven points in Underground Electric 
income bonds brought in а certain amount of selling, but the 
price kept hard, and shows a gain of 1 on the week. The £10 
shares are, however, 4 lower at 24. In spite of a good deal 
of advance advertisement of the forthcoming change in fares, 
there has been much grumbling on the part of passengers. 
Moreover, the increases in omnibus fares are unexpectedly 
large, and as penny tickets are almost done away with, 
Londoners are threatening to walk the shorter distances. Dis- 
tricts are $ higher and Metropolitans keep steady. London 
United Tramways 4 per cent. debenture stock remains at 394. 
British Electric Traction 43 per cent. second debenture stock 
was sold the other day at 543. The ordinary is about 314, and 
6 per cent. participating preference stock stands at 64. 

Metropolitan Electric ordinary recovered à to 23. Bourne- 
mouth and Foole ordinary advanced to 58, but the preference 
at 54 are 4 down. Newcastle-on-Tyne 7 per cent. preference 
at 19s. show a slight gain. Oxford ordinary and preference 
both stand at the same price, 23. North Metropolitan 6 per 
cent. preference are dull at IIS. 3d. St. James and Pall Mall 
7 per cent. preference stand at 4}, and the 34 per cent. deben. 


ture is 68. River Plate ordinary remains firm at 105, the 6 рег. 


cent. preference being 76. Smithfield ordinary are 15s. 

The manufacturing group retains the improvements secured 
upon the settlement of the electricians’ troubles. Callender’s 
are better at 26s. 3d., Siemens rose to 25s., Babcock & Wilcox 
put on à to 50s. English Electrics are 18s., and the 6 per 
cent. preference 15s. 6d. General Electric 74 per cent. “В” 
preference keep very close to 20s. A sharp spurt occurred in 
rubber shares, on the produce rallying to 1s. 84d., but the 
market for the raw material threatened to give way again, and 
part of the rise in the shares was lost. The little spurt pro- 
duced suflicient business to demonstrate that public interest in 
rubber shares is less dead than dormant. 

United River Plate Telephone shares have been flat, falling 
to nearly 6 before there was a recovery to 61, at which latter 
price the shares are à down on the week. Chili Telephones are 
also lower at 5}. The cable market as a whole, however, keeps 
steady, and there is a good deal of investment business doing 


in the Eastern group. Globe ordinary at 144 are 3 down. апа. 


the American stocks continue somewhat heavv. Indo- 
Europeans changed hands as low as 95. American Telephone 
and Telegraph capital stock is better at 1374 ex dividend. The 
4 per cent. bonds have risen to 109 and the 4 per cent. con- 
vertible bonds to 924. The New York rate of exchange con- 
tinues to have a favourable effect upon the prices of most of 
the dollar securities. Mareonis are a stronger market at 
2 13/16. We believe it to be the case that the partner of an 
influential house in London has recently been to New York to 
consult with the directors of the Radio Corporation in regard to 


the technical difficulties that have arisen in connection with 
starting & market in Radio shares on this side. In the Stock 
Exchange it is said that negotiations are being pressed forward 
as rapidly as possible with a view to enabling the establish- 
ment of а market in the Radio Corporation (neó American 
Marconi) shares in this country. There is a vague tip going 
about as to its being right to buy Canadian Marconi on the 
basis of half-a-guinea, but it deserves mention only as afford- 
ing a hint to holders of the shares that it may be worth their 
while to keep them. 

Brazilian Tractions have given way to 46, and in the Argen- 
tine Tramways stocks, Anglo-Argentine Tramway 5 per cent. 
debenture stock fell to 544 In Mexicans, there is not much 
doing, though the tone is rather easier than it was last week. 
Apart from the rises in dollar stocks already mentioned, the 
list of foreign electrical issues shows no change of any conse- 
quence. 


SHARE LIST OF HLEOTRIOAL OOMPANIRS. 


Номи ELsorRiCciTY COMPANIES, 


Dividend Price 
1918. 1919. „ Rise or fall. p.o. 
on eo ee ee 8 19 — 49 12 0 
re ИЕ, = 2 
ө 0, do $ өө = 
oe ee ee ee B 4 = 3 19 6 
up o! London 2а T oo B 10 1 -, 8 17 10 
0. do. 6 per cent, Pref, .. 6 6 17/6 -— 617 3 
do 0.0 percent, Pref, 6 6 — 117 в 
Kensing^on 0 ee ee 6 7 = 9 0 6 
do. do. 6percent.Pref,.. 6 6 8 — 10 0 0 
о. т cen t өө == 
| St. Jam за’ and Bai pean ee ee 10 13 — 913 
South London se „% „% D 6 xd == 10 1 8 
South М atropolitan Pref, oe oe 7 7 1 I- — 8 4 8 
Westm'nster Ordinary .. «„ 8 10 б — 10 0 0 
TRLEGRAPES AND TELEPHONES, : 
Anglo Am, Tel, Pref, ee oe 6 6 q7 — 9 14 10 
do. Def, vx „„ 88% 14 1 — 8 18 10 
Chile Tele hone ee oo oe 8 6 5 — 2 в 9 1 
Cuba Sub. ee ee ee 1 1 7 a *9 6 8 
E astern Extension ee ee oe 8 10 1 — 96 14 4 
Eastern Tel, Ord. ee ee өө В 10 14 — eg 14 4 
Gl е Tel. and T. Ота, .. ee B 10 180 = à 6 18 0 
do, do. Pret. ee ee 6 6 xd = 1 1 3 
Great Northern Tel, oe oe 23 93 90 — 11 0 0 
Indo-Eivropean ee 0 0 ее 18 10 60 — 8 6 B 
Marconi ae .. oe «„ 5 8% 91 + А 817 0 
Oriental Telephone Ord. .. ee 10 13 == 416 0 
United R. Plate Tel. eo ее 8 8 — i *8 8.0 
West India and Panama 10 NI — Nil 
Western Telegraph.. oe oe 10 141 — eg 14 4 
Номи Rats, 7 
Central London Ord. Assented .. 4 4 41 — 9 12 10 
Metrop lian. 1 Ab 91 - 616 8 
Underground Klectil Ordinary... Ni Mi 12 ы, Nü 
naergroun ectiio ee Te : 
о, do. “ А " eo ип Nil 6,6 = Nu 
do. do. Income .. & 4 673 = | — 
Кошен Trams, 40. 
Anglo-Arg. Trame First Pref. .. Nil 5 — 8 9 2 
do. do. 2nd Pref, .. Nil N = Nil 
до. do. 6 Dab. e 6 6 — d '99 6 
Brazil Tractions  .. 4, „ Nü Nil 46 —1 Nil 
British Oolumbia Elec. Rly. Pfce. 6 8 51 +14 9 6 8 
do. do,  Preferrred 4 8 483 — 7 3 4 
do. do,  Deferred N 8 7 + * 1 9 0 
do. do. Deb. oe d E 684xd — y 19 | 0 
Mexico Trams 6 percent. Bonds.. N 44 -l Nil 
Mexican Light Common .. „ Ni Nil 15 —1 Nu 
do, Pref. T - B NII 28} +1 ип 
do, lst Bonds..  .. Ni Nil — Nil 
MANUFACTURING ОомРАИШВ, PM: 
Baboook & Wilcox .. ee „ 15 16 92) + 1 *8 0 0 
British Aluminium Ord, ee ee 10 10 1 * aed 10 0 0 
Oallenders & ө T ee oe r^ r^ 180 Tak 10 : 6 
, E ref, . 0 ee oe = 1 5 
Oastner-Kellner e? oe өө ^ 20 17 8 — P 6 18 f 4 
Orompton Ord. oe ee oe 10 10 17/6 — - п В 6 
Edison-Bwan, “АД " T ео 10 10 91/- — 910 6 
do. do. Брег ont. Deb. .. 6 5 184 — e 8 9 
Blectric Construction о c» 10 10 18/8 — 10 19 2 
Gen. Hleo. Pref, ..  .. 08 6 18/6 — 10 5 
99: Ота. ee ee ee 2 m 16 — 97 2 10 | 
CY eo ee ee ee LE == 9 48 
do. #4 oe ee rx) ee 43 4 = 1 4 9. 
India-Rubber.. ee ee oe 10 10 1 = 800 
Met.-Vickers Pref, .. өө о == 8 = 7 6 9 
Biemens Ord.. ° ГІ) ee · ө 10 10 95/. +64. %8 0 0 ? 
Telegraph Con. ө, oe оо 20 20 20 — *6 00 


* Dividends paid free of Income Tax. 


a 


Browett, Lindley & Co., Ltd.—Interim dividends of 4 рег. 


cent, (actual) on the ordinary shares, 3 per cent. (actual) 
on the preference shares, and 3 per cent. (actual) on account 
of arrears. Financial Times. 


- 


Shanghai Electric Construction Co., Ltd.—Interim divi-. 


dend at the rate of 6 per cent. per annum, less tax. 


Auckland Electric Tramways Co., Ltd.—The revenue for - 


the year ended June, 1920, was mainly composed of interest 
upon the Corporation debentures, less interest on loans and 


advances. It amounted to £63,083. After paying all expenses, 


debenture interest, preference dividend, &c., a dividend of 
1s. 3d. per share, less income tax, on the 
to be paid, and £9,610 is to be carried forward. 


ordinary shares is 
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OPPORTUNITIES IN 


THE ARGENTINE REPUBLIC. 


[A Rich Field for Engineering Enterprise. !] 


In view of the pioneer work undertaken by United 
Kingdom firms and individuals in engineering enter- 
prises in the Argentine Republic, and the interest which 
they have in consequence in the general economic con- 
dition of that country, there is much to encourage 
British financiers and manufacturers in the report by 
H.M. Commercial Secretary at Buenos Aires (Mr. H. O. 
Chalkley), which has recently been issued by the De- 
partment of Overseas Trade. 


Argentine is still essentially a pastoral and agricultural 
country, any growth in manufacturing industry having been 
‘retarded by lack of iron, coal, water power, and skilled labour. 
How far this state of affairs will be altered if it is found 
possible to turn the Iguazu waterfalls to industrial uses by 
the generation of electric power remains to be seen. 

Interest in the possibility of installing a hydroelectric station 
at Iguazü has been revived, on the initiative of the Argentine 
Minister of Foreign Affairs, after a visit to the locality, and 
the Government has authorised a thorough hydraulic survey 
of the river with a view to determining its effective water 
power. The Brazilian Government have been approached with 
a view to obtaining their co-operation or authorisation for 
carrying out the surveys in the zone under their jurisdiction. 
At the same time the Minister of Public Works is charged 
with the task of preparing the outline of a scheme for the 
utilisation and transport of this power to Buenos Aires and 
other large centres of consumption. The falls are situated 
on the border line between Argentina and Brazil, some 800 
miles from Buenos Aires. They have 275 cascades, one of 
which has a sheer drop of 213 feet. The opinion of United 
States engineers, obtained through the Argentine Embassy 
at Washington, is that the scheme is technically feasible. 
The financial and engineering factors involved in its realisa- 
tion, however, are so formidable that there is no early pro- 
spect of the project being undertaken either by State or 
private enterprise. | 


ago. It is intended to adopt similar means of traction on 
the other two sections in the near future. The electric generat- 
ing machinery is run by steam plant in which, owing to the 
coal shortage during the war, not only has oil and wood been 
used, but even maize. 

A scheme to erect a municipal electric light and power 
plant at La Plata, the capital of the province of Buenos Aires, 
has been laid before the municipal council of that city, but 
the difficulty of finance and the fact that there is already 
a private light and power enterprise in existence are likely 
to impede approval of the project. The total cost of the 
plant, which would be equipped with Diesel engines, is esti- 
mated at $5,800,000. | 

Among interesting concessions recently granted by the 
Municipality of Buenos Aires are those for the establishment 
of a service of motor omnibuses, which are at present quite 
unknown on the streets of Buenos Aires, and for the installa- 
tion of an automatic telephone system. 

The Board of Sanitary Works has dealt with tenders for a 
complete installation of new plant at the central pumping 
station of Palermo, for electrical plant for the central and 
sub-station of the southern zone of the city, for 22,000 tons 
of cast-iron pipes, and large quantities of stoneware pipes. 
Further tenders for cast-iron piping will be called for if 
there is any likelihood of more favourable prices and deliveries. 

Apart from public utility schemes such as the foregoing, 
British engineering and allied firms will find it useful to 
watch the movement which has gained strength in the 
Argentine during the war, for starting various branches of 
manufacture. In this connection factory plant and equip- 
ment, as well as accessory material, will be needed. 

The manufacture of electrical appliances benefited by war 
conditions, although not to such an extent as seriously to 
affect importation. 

The following table shows the value of the imports into 
the Argentine of certain goods of interest to United Kingdom 
engineers. The countries of origin are given for two repre- 
sentative years, and the total values added for 1918 and the 
first six months of last year:— 


Nominal value in Nominal valae in Nominal value in 
Article and country of cold pesos.——— Article and country of ,— —-gold — Article and country ої —— gold — 
origin. 1918. 1917. origin. 1918. 1917. origin, 1918. 1917. 
DYNAMOS AND ELEC- BOILERS. TRAMWAY 
TRIC MOTORS. = Kingdom.. 942,790 21,671 MATERIALS. 
Germany se ... 508,711 5,205 ermany — .. 82,917 = 7 TN 
United Kingdom .. 467,363 62905 | Belgium ^... . 19,608 % ме cup fle EIE 
= : е United States 336 9 ә: United Kingdom 204,021 11,248 
Italy eee eco eee 70,016 18,600 n s.s oe 1 ›,э69 2,238 i m 162 118 — 
United States 17,168 78,057 | Other countriee .. 26,672 1,000 | Beleiu s ds DEN 
Fanos 19 982 2.296 — — | United States... coe 56.698 19,077 
Switzerland.. 3,220 32,223 Total S . 1,087,556 2 000 Other countries — ... 5,569 120 
Other countries e. 10,701 3,314 , өзө — 68,7: 555 5 
TES „ 1919, 6 mos — 22,250 Toal ae. xe ee E 
Total T ees 1,127,191 203,060 SUNDRY MACHINES. » 1919: 6 iod. S 22,106 
„ 1918 e. — 145,288 | Оегшапу ... 2,886,625 4.077 Е 
„ 1919, 6 mos — 91,637 | United Kingdom . . 1,355,353 226,820 
United States... 844,572 610,674 | WIRE FOR ELECTRICAL 
SPARE PARTS FOR Franoe v .. 398583 25,819 Ове AND CABLES. 

MACHINERY. Belgium es 204,427 — Germany ...  ...2,308,394 36 
United States... . 796,673 296.716 Ita y ... ваё . 146,296 14,531 United Kingdóm . . 2,023,900 151.233 
Germany -— Sue 698.671 — Sweden eee % 140,866 19,811 Italy ... s . 382,281 188,455 
United Kingdo . 593,787 147,418 | Switzerland ... es 70.715 18,304 | United States... we. 120,789 373,930 
Belgium $us . 299,199 — Holland „% 56,141 2,608 | France... See .. 73,873 6,971 
Franoe A es 178,548 25,602 | Austria-Hungary ... 53,970 — Belgium 26 33,047 — 
Italy 0 eee 56,950 14,019 8 eoe ese TP 17,2014 7,325 Holland eee eee 1,677 1,368 
Australia... 29,251 = Paragusy se ... — 102,621 | [Span — 9,989 
Canada се 25,265 2,074 | Canada sis 3,377 — Switzrland .. =... 769 12,640 
Other countri 56.124 14,535 | Other countries woe ) 92,259 7,307 | Other countries 901 1.808 

Total . 2.734, 468 500,414 Total... . 6,210,438 1,039,897 Total- ... . 4,945,631 746,430 

„ 1918 — 367,157 „ 1918 „о — 132,956 » 1918 — 655,102 
1919, 6 mos. — 219.288 „ 1919, 6 mos. — 514,799 „ 1919, 6 mos. — 394,023 


% < 


The drive most extensively adopted for electric generating 
sets in the Argentine for some time to come is likely to be 
oil, more particularly in view of the promising results which 
have attended the working of the Comodoro Rivadavia field. 
The production does not yet suffice for more than a small 
part of the fuel requirements of the country, but development 
has been retarded by the difficulties of obtaining tank 
steamers, machinery, and plant during the war. Since Mr. 
Chalkley's report was written, the Buenos Aires and Pacific 
Railway Co. has made arrangements to take an active part 
in working the field. It may be added that petroleum also 
exists in the districts of Jujuy, Salta, Mendoza, and Neuquen. 

There are no developments to report in connection with 
electric traction, the only line so operated being one of the 
three suburban sections at Buenos Aires, of the Central 
Argentine Railway, which section was electrified three years 


The year 1920 opened with most satisfactory prospects for 
Argentine prosperity. That such prosperity is of importance 
in the economic reconstruction of Europe will be realised 
from the fact that with a population of less than 9 million 
inhabitants the Republic imports goods, the bulk of which 
Europe could normally supply, to the value of £100,000,000 
per annum, and exports products which Europe needs to 
a value which is approaching £200,000,000 annually. 

The war had the effect of throwing Argentina on its own 
resources, consolidating the position it had secured, com- 
pelling the accumulation of wealth by production, enforcing 
economy in consumption, and curtailing opportunities for the 
extravagance, unproductive expenditure, and inflated credit 
trading which had become a habit. The result is, that the 
country, although expansion has been suspended for five 
years, is richer as a nation than at any previous time, with 
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a large part of its foreign indebtedness liquidated, the exports 
of produce showing every year an excess over imported 
merchandise and commerce financially sound. 

The total value of the Argentine import trade may, as 
stated, be taken at £100,000,000 sterling, including cost, 
freight, and insurance at Argentine ports. Before the war 
the United Kingdom held steadily 31 per cent. of this trade, 
While the United States held 15 per cent. The position at 
the end of the first yegr from the conclusion of the war is 
that the United States has secured 33 per cent. of the Argen- 
tine import trade, while the United Kingdom retains some 
20 per cent. 

In the competition between the United States and the 
United Kingdom, the prospects of the United Kingdom would 
normally depend upon the demand for her goods, prices, and 
credit facilities. To-day they depend upon ability to supply 
and prices. All conditions of demand are heavily in favour 
of the United Kingdom, the extension of credits has become 
а secondary consideration, and the problem is simplified to 
a question of delivery, prices, and freights. If British manu- 
facturers can deliver in approximately the same time as their 
United States competitors, at prices which are equivalent 
to or not greatly in excess of those of the United States, 
they should regain their leading position in the Argentine 
market. , 

British. trade has the advantage of a strong and firmly 
established connection with Argentina in the form, first, of 
resident British firms and traders with life-long experience of 
the requirements of the market, and, secondly, of the old- 
established houses of other nationalities in Buenos Aires, 
whose appreciation of British exporters’ methods and mer- 
chandise has been greatly increased by their experiences 
during the war. This advantage of established connections 
and mutual knowledge will have great weight if British in- 
dustries can produce the merchandise required at competitive 
prices. 

There is also on the side of the British the legitimate in- 
fluence due to the heavy investment of British capital in 
Argentine enterprises of all descriptions. The place of the 


United Kingdom as the source of such capital has not been 
taken by any other country. The United States increased 
their trade by following the German system of merchanting 
rather than the British system of investing, and for that 
reason their prospects.inay be regarded as being less favour- 
able. 

Representatives of German manufacturers are offering mer- 
chandise on the Argentine market at prices below those at 
present ruling for similar articles. These agents adinit that 
the goods on offer are from stock, and that firm orders for 
new articles cannot be taken by them at present. ‘The prin- 
cipal lines offered by German agents are industrial machinery, 
hardware, heavy chemicals, and aniline dyes. Sellers are 
quoting in marks for shipment f.o.b. Amsterdam, without 
promise of fixed dates for delivery. 

It is good news to learn from Mr. Chalkley's report that 
there is no longer much ground for the criticisms made before 
the war of lack of interest and conservative methods on the 
part of the British manufacturers. In view of the difficulties 
of transforming industries from a war to a peace basis, of the 
uncertainty with regard to labour, raw materials, &c., and 
of the more intensive demand on production of the home, 
colonial, and European markets, they have done as much 
as could be expected since the Armistice in the way of pre- 
parations to regain their former trade in the Argentine market. 
Importers report that British manufacturers are more willing 
to receive particulars of and to comply with special local 
requirements than they were before the war. Keen represen- 
tatives of an acceptable standard continue to arrive at. Buenos 
Aires, fresh agency arrangements are being formed and 
existing agencies revised, while new methods of propaganda, 
investigation, апа selling organisations are being adopted. 
The British textiles, machine tools, agricultural machinery, 
electrical and aviation industries have shown special activity 
in this respect. 

All these efforts should bear good results when settled 
conditions of labour in the United Kingdom will permit 
of P being followed by production and export on a large 
scale. 


MODERN 


MARINE PROBLEMS. 


By C. V. DRYSDALE, O.B.E., D.Sc., M.LE.E. 


(Abstract of the Eleventh Kelvin Lecture delivered before the INSTITUTION OF ELECTRICAL ENGINEERS.) 
(Concluded from page 411.) 


IV. GENERAL SCIENTIFIC RESEARCH, 


The last section deals with fundamental scientific research. 
The great unportance of a thorough knowledge of submarine 
physies, and especially of the transmission of disturbances of 
every character through the sea is insisted on. The chief 
fundamental questions to be settled are the laws of propaga- 
tion of acoustic, electromagnetic, and optical waves in the 
sea. In addition it is most necessary to have methods of 
measuring the absolute values of the energy, &c., transmitted 
and received, and for investigating the properties of various 
transmitters and receivers. 

The velocity of propagation of sound in sea water may 
be taken as 15,120 metres per second at 16.7 deg. C., as 
compared with about 14,500 metres per second for fresh 
water. The variation of velocity with temperature, which 1s 
probably somewhat. high, has not yet been determined, but 
experiments are in progress at Shandon. 

During the past year considerable development has been 
carried out on the metrical determination of sound intensities. 
As a standard source of sound a transmitter was used that 
was excited by a high alternating voltage derived from a 
valve oscillating set which produced sound waves of known 
amplitude. ‘The received intensity сап be observed by a 
standard receiver connected to a three-valve resistance am- 
plifier and a thermo-galvanometer. Potentiometer methods 
of measuring the amplification have been devised. Up to 
the present these methods have been employed chiefly for 
determining the characteristics of various. forms of receivers 
and fip. 13 shows the variation of the potential difference 
developed by a magnetophone for different frequencies, for 
a constant amplitude of the standard source. The magneto- 
phone was connected in line with a single 4,000-ohim ear- 
piece, with a constant pressure of 800 volts at the source, corre- 


sponding to a maximum amplitude of 2.74 K 10 - cm. The 


natural frequency of the magnetophone receiver in air was for 
curve A 1.300, and for B 600; hydrophone at 9 em. from 
the surface. This curve strikingly shows the selective pro- 
perties of the receiver owing to the natural frequency of its 
diaphragm, and illustrates how such a receiver may modify 
the nature of the sound received. 

The lecturer has proposed to exfend these methods for a 
complete investigation of the transmission and reflection of 
sound in the sea, but to employ the А.с. potentiometer for 
the measurements, as this determines both the magnitude 
and phase of the disturbance. As this potentiometer will 
make measurements at a frequency of 1,000 cycles per second 


to within 0.0001 volt, and within 0.1 or 0.2 degree of phase, 
it is particularly suitable for the purpose. At this frequency 
1 degree of phase displacement corresponds to a time difference 
of 1/360,000th second, so that 0.2 degree corresponds to about 
one two-millionth second, and the time required for an acoustic 
wave to travel only one foot can be determined to about one 
part in 400 or closer. By using a standard transmitter of 
spherical form, and employing the potentiometer in conjunc- 
tion with a receiver and resistance capacity amplifier, measure- 


raicage developed 


~ 


Fra. 13.—CALIBRATION CURVES FoR AIR-PRIVE MAGNETOPHONE. 


ments can be accurately made over short distances, and can, 
therefore, be carried out for a preliminary investigation in 
a moderate-sized tank without serious trouble from bottom 
and side reflections, Which can be practically eliminated if 
necessary by suitable acoustic lagging. In this way tempera- 
ture changes can be conveniently studied, 

The importance of research on electromagnetic propagation, 
on account of the high absorption of sea water, bas been 
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emphasised. In January, 1918, the lecturer made. approxi. 
mate measurements to ascertain the effect of absorption on 
the E.M.F. induced in a search coil lying on the bottom, in 
the middle of a rectangular loop 300200 yards wide, laid 
in the mouth of Harwich Harbour in about 20 ft. of water. 
These measurements were made by means of a galvanometer 
and rotating commutator on board a moored ship from which 
alternating current was supplied to the loop, and showed 
that at frequencies from 10 to 20 cycles per second the loss 
of E.M.F. by absorption was only 10 to 20 per cent. The 
position of the loop was located by а search coil and tele- 
phone with amplifier similar to the arrangement afterwards 
employed for the aural leader gear. Certain phenomena 
connected with leader gear led to further investigation cf 
the magnetic field surrounding the cable at sonic frequencies, 
with the result of discovering that this field was nearly 
horizontal at moderate distances from the cable, instead of 
nearly vertical, as would be anticipated from the ordinary 
theory. When the visual leader gear was proposed, it 
was anticipated from the small amount of absorption 
found at sub-sonic frequencies that the distortion would 
also be small, but experiments soon showed that this 
was not the case, and a series of field disturbance tests were 
made by means of the inclined coils on H.M.S. Auricula at 
various frequencies from 10 to 50 cycles per second showing 
large distortion which increased as the frequency was 
raised. By connecting the coils in series it was pos- 
sible to estimate the relative phases of the electro- 
motive forces in the two coils, from which it appeared that 
the field was of an elliptically rotating character in this region. 
These experiments were conducted on an iron ship, but the 
coils were so large and high that it is not probable that very 


— — — 
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Fic. 14.—ARRANGEMENTS FOR FIELD AND CURRENT DISTRIBUTION 
Tests ROUND SUBMARINE CABLE. 


* 


serious distortion was caused by the hull. A mathematical 
investigation indicated that the eflect was most probably due 
to the skin effect " in the water, which caused the return 
current from the end of the cable through the sea to crowd 
in upon and over the cable, and. also to refraction of the 
electromagnetic waves on escaping from the sea into the air. 
Preparations are now nearly completed for à rigorous experi- 
mental investigation of this phenomenon.. A wooden barge 
is being equipped with a tall wooden mast, to the upper and 
lower ends of which a pair of horizontal and vertical -search 
coils are fixed for determining the two components of the 
magnetic field (fig. 14). The mast can be raised and lowered 
so that the two upper coils can be fixed at any desired height 
above the surface, and the two lower ones at any depth be- 
neath it. In addition, a long horizontal spar with electrodes 
at its ends is attached to the bottom of the mast, and leads 
brought along it which as well as the connections from the 
four search coils are brought into a inulticore cable running 
to an observing hut.on Shandon pier. .This pier contains an 
A. C. potentiometer Which will measure the amplitude and 
phase of! the E.M.F. induced in the search coils and of the 
potential difference between the electrodes which 18 propor- 
tional to the current density in the sea. 

— The cable is laid for a distance of about 2 miles along the 
loch as straight as possible, and about 300 yards from the 
observation hut. At a point directly opposite the pier a junc- 
tion box is inserted containing a 0.01-оһо resistance, the 
potential terminals of which are connected through a two-core 


transmission and of 3-station sound ranging. 4 
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cable to the potentiometer. This enables the magnitude and 
phase of the current to be determined in the portion of the 
cable where the measurements are being made, and eliminates 
the: effect of attenuation, which may be of importance at 
frequencies of 1,000-2,000 cycles per second up to which it 
is proposed to carry the observations. 

То keep the barge in а definite position relatively to the 
cable when observations are being made, a rope is run from 
ihe pier to а mooring in the Gareloch, and passes over a 
winch drum on the barge, so that it can be warped along the 
rope into any position. Hanges will be taken by a 9-ft. Barr 
and Stroud range finder installed in the observation hut. 
In connection with these tests a second series of observa- 
tions will be made on the electromagnetic field produced 
by circular and square coils when submerged. This is not 
only of great theoretical interest, but has an important bearing 
on the question of electromagnetic detection. 

An appendix to the lecture gives an outline of the mathe- 
matical treatment of the subject, and a table of absorptions 
of plane electromagnetic waves of various frequencies is at- 
tached. For the purpose of this calculation a reliable de- 
termination of the specific resistance of sea water was required, 
and а Kelvin double-bridge arrangement was devised for the 
purpose. The measurements gave a specific resistance of 27 
ohms per ст. cube for water from Harwich Harbour mouth, 
and of 94 ohms per cm. cube for open sea water off Wey- 
mouth, with & temperature coefficient of minus 3 per cent. 
per deg. C. in each case. These values were found to be 


independent of current frequency and dimensions over wide 


limits. Other appendices deal with the theories of acoustic 


- Another point of great interest is the existence of electrical 
currents in the sea due to tidal and wave motion in the 
earth's magnetic field, which were predicted by Faraday, and 
have been experimented with by Dr. F. B. Young. "These 
require investigation, as their behaviour is complicated by the 
nature of the channel or sea bed. It is possible that their 
elucidation may have important consequences in relation to 
submarine telegraphy. | B Ж, 

As regards the future, as soon as the above-mentioned 
fundamental researches on transmission for which the Gare- 
loch is specially suitable are completed, which will take about 
a year, the Shandon Experimental Station will be transferred 
to a new Admiralty physical laboratory to be built close to 
the National Physical Laboratory at Teddington, the sea 
experiments being conducted at Portsmouth or elsewhere. 
The general direction of scientific research at the Admiralty 
is now in the hands of the new Director of Scientific Re- 
search, Mr. F. E. Smith, F.R.S., who is co-ordinating the 
рше Scientific research and experimental work with the 

evelopmental work of the existing naval stations. It is 
hoped in this way to obtain the maximum of efficiency and 
co-operation without undue overlapping. 

It appears probable that immense gain as regards navigation 


will result from the work already done and in progress; the 


results already achieved are remarkable, and fotm a tribute 
to the initiative and resourcefulness of British scientific 
workers. It only remains to add that the work has been 
continued since the end of the war without any abatement 
of enthusiasm ог energy, although with greatly reduced 
numbers. 2342] 


-—— — — 


Scientific and Industrial Research. — The Committee 
of the Privy Council for Scientific and Industrial Research 
has just issued its fifth annual report (Cmd. 905, H. M. Sta- 
tionery Office, price 18. net). The report states that the pro- 
gramme of the department can now be classified under four 
main heads, viz.: The encouragement of the individual re- 
search worker; the organisation of national industries into 


co-operative research associations; the direction and co-ordina- 


tion of research for national purposes, and the aiding of suit- 
able researches undertaken by scientific and professional 
societies. As regards the first class of work, since the depart- 
ment’s inception. 186 maintenance grants have been made to 
students and 89 to independent workers. Forty-nine grants 
have been made to provide professors with competent research 
assistants, and 87 to give them other assistance, and during 
the same period 49 equipment grants have been made. Expen- 
diture in this direction has increased from £3,207 in 1916-17 
to about £26,700 this year. Eighteen research associations 
have been established, and five others will shortly receive 
licences. Ten of the associations have raised from their 2,300 
members an aggregate income of 440,000. 463.800 has already 
been expended out of the million-pound fund granted bv 
Parliament for research associations, and commitments stand 
at £450,000 for established bodies, and £120,000 for those 
approved but not licensed. Negotiations are now proceeding 
for the establishment of othér research associations, and the 
total commitments are expected to reach £900,000 shortlv. 
Over 2,500 firms have guaranteed an aggregate amount of 
£38,400 a year for five years. In addition to a review of the 
subjects of national importance specially dealt with. the 
report gives the personnel of the various committees and sub- 
committees appointed, as well as a list of publications by 
individuals in receipt of grants. The report is very fully 
indexed. 
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Operating Costs; Power Expenses. 
Bv A. L. C. FELL 
(GENERAL MANAGER, I.oNpoN County CouNCIL Tramways.) 


(Abstract.) 


Fuel.—The principal item of working expenditure, in order 
of magnitude, connected with the generation of electrical 
energy is fuel, and as this now represents from 75 to 80 per 
cent. of the cost of producing electrical energy at the power 
station, it is well worth while to see what can be done to 
effect economies. 

Before the war it was possible to issue a fairly close specifi- 
cation for coal, and payment was made for value received. 
Since 1914, however, anything available has had to be taken, 
and absolute rubbish has been supplied in innumerable in- 
stances, notwithstanding all the complaints made to the 
authorities concerned. 

To-day the situation is still unsatisfactory. The following 
particulars with regard to the coal supply to the London 
oe Council's Greenwich Power Station may be of in- 

rest :— 

1918-14. 1919—20. 


Tons of fuel burnt... 957 xs e 166,040 176,400 
Total cost of fuel burnt sss sis £139,577 £348,395 
Average price paid per ton for coal sis 16/91 41/11°3d. 
Average calorific value British thermal unite 13,350 10,780 
Average percentage of ash ... Nes es 6°79 14°59 


It will be seen that the fuel supplied in 1919-20 contained 
7.8 per cent. more ash than that supplied during 1913-4, or 
a total increase in the waste material supplied to the station 
of 13,759 tons. This waste material, paid for at 41/11.3d. per 
ton, represents a dead loss of £28,854 during the year. In 
addition, the extra cost of barging away the ashes at 3s. 8d. 
per cubic yard amounted to £6,306, and owing to the increas- 
ing cost of labour, this figure will become more serious as 
time goes on. The present cost of barging amounts to 4s. 9d. 
per cubic yard, or a total cost of barging the above quantity 
of ash would amount to approximately £8,170. In addition 
to this, it has been necessary to incur very heavy expenditure 
at the station for labour in connection with the removal of 
ashes. The figures quoted would have been considerably 
higher, ав а larger amount of fuel would have been consumed 
in 1919-20, if it had not been possible to bring into commis- 
sion more economical generating plant. 

The arrangements with regard to grading coal should be 
co-ordinated by the suppliers and transport agencies, so that 
the lowest-grade coal may be utilised where the least trans- 
port is necessary, and the quality should improve as the 
distance from the source becomes greater. By the exercise of 
a little common sense on the part of the suppliers and dis- 
tributors, considerable economies might be effected at once. 
The Government should be pressed to take action. 

The introduction of oil fuel in generating stations, which 
are not situated in suitable positions to obtain coal gas at the 
collieries, would offer great advantages. One of the principal 
items of expenditure in connection with fuel is transport, and 
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oil could be delivered in bulk under advantageous conditions 
at & minimum cost for labour. In this form fuel could be 
made available containing a very small percentage of waste 
material. 

In the autumn of 1917, under-feed grates were fitted to four 
boilers at^the Greenwich Power Station, with a view to, burn- 
ing coke for steam raising. At first the results were not 
very successful, but after many experiments had been carried 
out, а type of arch was found, with which satisfactory results 
were obtained, and, at the price of coke at that date, con- 
siderable saving was effected by burning coke on these grates. 

Early in 1918, experiments were also carried out at Green- 
wich, with a view to burning coke on the '' sandwich system ”’ 
on the Stirling boilers, i.e., a layer of coke was laid on the 
grate with a layer of coal above it. These experiments proved 
successful, and, when the Coal Controller decided to curtail 
coal supplies by 15 per cent., it was found possible to make 
up the deficiency by using coke in this manner. The results 
obtained were so satisfactory that the Coal Controller re- 
cognised them as being of public service, and arranged for 
engineers from other undertakings to inspect the lay-out, with 
a view to adopting a similar system. 

Since that date, however, the price of coke has risen con- 
siderably, and, from a financial standpoint, there is very little 
advantage in using coke at the present time. Moreover, it is 
necessary to install special coke-cutting or crushing apparatus, 
and generally to alter the shoots for the supply of this fuel. 

The question of storage is important, as broken coke occupies 
about 75 cubic feet and coke breeze occupies about 60 cubic 
feet, against 45 cubic feet per ton of coal, as coke has a 
calorific value of about 11,500 B.TH.U. per İb., with 10 per 
cent. of ash, whilst coke breeze has a corresponding value 
of about 9,000 в.тн. U., with 18 to 90 per cent. of ash. 

During the year ended March 31st, 1990, about 925,000 tons 
of coke and coke breeze were burnt at Greenwich, represent- 
ing about 14 per cent. of the total fuel. 

With Scotch nuts at 42s. per ton, and coke breeze at 22s. 6d. 
per ton, the cost per thousand pounds of steam is approxi- 
mately 19s. 6d. with approximately equal quantities of each 
fuel, as against 93s. 9d. with nuts alone. The coke was sup- 
plied from a gas works situated only a short distance from 
the station. 

It has for some time been realised that it is essential to 
have a skilled boiler-house engineer who can devote his whole 
time to fuel combustion problems, but it should also be 
recognised that to get the best results it is necessary to have 
the assistance of a fully-qualified chemist at the station. At 
Greenwich this has been found a most economical arrange- 
ment; the chemist appointed is lent to the tramway depart- 
ment, and works under the direction of the Council's chief 
chemist, who himself is called into consultation as neces- 
sity arises. The duties performed by the chemist, so far as 
the boiler house is concerned, are as follows :— 

1. Tests of fuel to determine calorific value, moisture, &c., 
both on supplies received and on representative samples 
taken from the bunkers. 

2. Test of furnace ash, to ascertain whether all the com- 
bustible matter has been fully utilised. 
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3. Tests of flue gases, to determine whether the fuel is 
being burnt to the best advantage. 

4. Tests of boiler feed water and condensate, to ascertain 
whether impurities likely to affect the boilers and plant in 
an adverse manner are present. 

5. Tests on boiler water, to determine the concentration of 
salts and the necessity for blowing down. 

6. Tests on water before and after softening, and on the 
lime used for this purpose. 

In addition, tests are carried out on deposits from leaking 
steam pipe joints and in all cases of boiler corrosion. 

In cases where the generating station is not large enough to 
justify the appointment of special officers for the purpose, ar- 
rangements might be made by the municipality for this work 
to be done in conjunction with other chemical investigations. 

Further Possibilities of Economy.—The London County 
Council approved a scheme granting 50 per cent. of the value 
of the direct saving in fuel due to decreased consumption of 
electrical energy effected by motormen and conductors in 
the operation of the Council’s tramways. The scheme has 
not been so successful as was anticipated, but it is formulated 
on right principles. The influx of new men since the scheme 
was introduced has militated against its success, but it is 
still believed that, with the co-operation of the men, it is pos- 
sible to make а scheme of this description a success. 

On а system such as that in London, where there is an 
enormous peak load for a brief period in the morning and 
again in the evening, trailer cars have proved to be very 
economical, especially from a power-saving point of view, and 
a recommendation is now being put forward to the Ministry 
of Transport for an extended use of trailer cars on the London 
County Council system. 

Statistics obtained from metered readings, &c., on cars in 
regular service in London, with and without trailers respec- 
tively, averaged over a period of 45 weeks, gave the following 
results :— 


Tractor and trailer ... 


2.37 units p.c.m. 
Tractor only ... 


2.04 units p.c.m. 


Thus the average energy consumption for a car and trailer is 
only approximately 30 per cent. higher than that for tractor 
only. The -passenger seating capacity of the tractor was 78 
and for trailer 46. 

In 1912 a series of tests were carried out, when the average 
current taken for а tractor car was found to be 1.8 amps. per 
passenger, and for tractor and trailer combined 1.22 amps, or 
a reduction of 32 per cent. per passenger, due to the employ- 
ment of the trailer car. ‘The passenger seating capacity of 
the cars used for this test was tractor 62 and trailer 46; the 
cars were loaded with sand to approximate fully loaded ser- 
vice conditions. It should be noted that the journals of all 
the trailer cars in London are fitted with radial ball bearings. 
Tests taken on the level showed the tractive effort at the 
drawbar to be 17.02 lb. per ton of load with these bearings, 
as against 38.03 lb. per ton of load when the journals were 
fitted with bronze bearings, and to this fact the low energy 
consumption can be partly attributed. 

The generating station staff really only has to deal with 
the economies which can be effected in connection with pro- 
duction and reference must be made to those responsible 
for the consumption of the power so produced. For instance, 
the traffic staff is responsible for the proper and economical 
operation of the cars; the prevention of unnecessary stopping 
and starting, brakes being applied with power on, reckless 
speeds, &c. The rolling stock staff is responsible for proper 
equipment and subsequent maintenance of the cars, by neglect 
on its part the consumption of electrical energy may go up 
by leaps and bounds; items like trucks out of line, tight 
brake blocks, armatures on pole pieces, defective gears, de- 
fective lubrication, &c., all require constant attention. Again, 
the permanent way staff may also be responsible for increasing 
consumption due, inter alia, to rails not being to gauge, rails 
being so worn or paving so defective that motor cases drag 
on the road, or defective track, which may make it impos- 
sible to drive cars at an economical speed, dirty track, also 
power wasted when grinding or welding rails, &c. 

It will thus be seen that all sections of a tramway depart- 
ment are responsible in some degree for the consumption of 
electrical energy, and it shows how necessary it is, if the 
best results are to be obtained, that, not only should the 
officers co-operate and study the position from а broad point 
of view, but the employés in all sections should be brought 
into touch with the work as a whole by regular lectures and 
demonstrations. So far, schools have been principally pro- 
vided for the education of motormen in their duties. These 
should be extended, so that the education of all employés, as 
far as the tramways are concerned, may be made a strong 
feature of the organisation. Anything which makes the em- 
ployés more competent and interested in their work will benefit 
the undertaking. 

One wishes it were possible to institute some scheme under 
which the staff and the employés would have a direct financial 
interest in the success of the undertaking. "This would have 
. а very direct effect, not onlv in the reduction of power ex- 
penses, but in the whole financial results. Tt is certainlv 
a matter which should be considered bv the Whitlev Council. 

A large number of municipal undertakings obtain their 
power supply from the lighting department. A Joint Com- 
mittee of the Incorporated Municipal Electrical Association 


and the Municipal Tramways Association was set up and 
issued a detailed report On Charges for Electrical Energy 
supplied for Traction Purposes from Combined Stations," in 
September, 1911, but as changes may have taken place it 
would be advantageous if the basis of charge could be re- 
viewed at the present time. The executive might be instructed 
to take the matter into consideration, and, if necessary, confer 
with the Incorporated Municipal Electrical Association. 

An endeavour has been made in this paper to show that, 
even under one head of account, such as power expenses, 
there are vast numbers of unexplored problems which are 
worthy of consideration with a view to effecting further 
economies, and thus proving that the anti-tramway cry that 
“ tramways are dead and their day is done is not true 
and is only used by those who do not think, or by those who 
have induced local authorities to provide road tracks free of 
cost for the use of their free-lance passenger transport vehicles. 

Tramways in the past have rightly or wrongly borne many 
burdens, and, when comparing one form of traction with 
another, it is necessary to consider the whole cost of provid- 
ing the services rendered, if justice is to be done. Even if 
the matter is judged on the question of power expenses alone, 
there is no cheaper form of vehicle on the streets of а busy 
city to-day than the electric tramcar. 


— 


DISCUSSION ON MR. FELL’S PAPER. 


Clr. Farin (Bradford) referred to the advantages of co- 
operation, and pointed out that the Works Committees, which 
had not yet been started, would facilitate it. 

Mr. C. J. Spencer (hon. member) agreed that it was most 
important to economise power, and regretted to hear that 
the L.C.C. bonus scheme had not succeeded. He had put 


in operation a bonus scheme during the war which effected 


a reduction of 15 to 20 per cent. Afterwards the men asked 
for an equivalent increase of wages instead of the bonus, 
assuring him that the standard attained would be maintained ; 
he agreed to this, but the result was that the consumption 
of energy was as high as ever again. Не believed in the 
system of payment by results. Ball-bearings had been found 
useful on trailer cars, and might equally well be fitted on 
motor cars. Ав tramway men. they were not looking far 
enough ahead. There was no cheaper vehicle on the street 
than the tramcar, but it could be made a good deal cheaper 
still. The Association should give attention to the technical 
side of the business. He had seen a motor of one-third the 
weight, and 10 per cent. higher efficiency than the ordinary 
motor; it was shunt wound, and had a worm drive. There 
was clearly room for great improvements to be made. 

Mr. CUNLIFFE (Metropolitan-Vickers, Ltd.), speaking ак a 
former member, having been connected with the Manchester 
Corporation tramways, said that the running costs could be 
reduced by increasing the efficiency of the cars. To that 
end they needed new machinery, on new principles, with 
better construction, and running at lower temperatures (the 
temperatures now attained destroved the insulation). New 
designs were already available, with better insulation, more 
durable gearing. &c. The cost would be an immediate burden, 
but in five years it would be paid for by the saving effected, 
and in that period there would be no maintenance cost to 
speak of. In many undertakings the capitalised equivalent 
of the maintenance was greater than the actual cost; one 
London undertaking was spending 20 per cent. of the original 
cost on maintenance annually. In other directions also, 
such as the construction of controllers. car-bodies, and trucks, 
the tramways were years behind the motor-car industry. 
They were not using special steels or aluminium, or machined 
joints in their trucks, or roller bearings: one Corporation, 
however, had 60 sets on order with roller bearings. which 
not only reduced friction losses, but also ensured that the 
armature would never touch the poles. Further, power brakes 
should be emploved: all American and many Continental 
undertakings used them. An American compound wound 
motor had been introduced with shunt control. giving two 
running notches in series as well as parallel, without resist- | 
ance losses, making -a saving of 20 per cent. Single-helical 
gearing reduced noise and vibration, and had five times the life 
of straight-toothed gearing, partly owing to heat treatment. 
The maintenance cost of any tramway system over ten years 
old could be reduced to one-tenth its present value by the 
adoption of new designs. 

Mr. A. R. Frarnity (Sheffield) took exception to Mr. Cun- 
liffe's denunciation of British tramway practice; having had 
30 vears' experience with tramways and eight with motor 
"buses, he denied that they were behind the times. Mr. 
Cunliffe's remarks apparently applied to the American equip- 
ments of ten vears ago. He had tried American power brakes, 
and scrapped them, and was now trying air brakes. On the 
Sheffield tramways every gear-wheel was hardened and giving 
a long life: he had tried helical gears, and watched them melt 
away. British practice was cautious and sound. 

Mr. В. H. Campion (Chesterfield) said he was burning six 
times as much coke as coal, hand fired—but not gasworks 
coke. He had tried to introduce bonus schemes, but his 
committee would not adopt them: as long as CO, recorders 
worked well, the stokers would take un interest in their 
work and save fuel. 

Mr. Ferk briefly replied. 
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Report and Accounts. 


The repor rt of the Executive Council showed dui the total 
membership was: — Ordinary members (local authorities) 91, 
(general managers) 92; associates 21. The total number of 
local authorities owning and working tramways was 98. 

The 55 of the Association appointed to serve on 
the panel of experts to advise and assist the Minister of Trans- 
port were Messrs. A. Baker, J. Dalrymple, A A. R. Fearnley, 

. L. C. Fell, G. W. Holford, J. M. McBlrgy.  . 

A Ded the current year, the period of five years covered 
by the existing agreement with the Board of Inland Revenue 
will expire, under which the rate of annual allowance’ for 
wear and tear of motor omnibuses was fixed at 20 per cent. 
on the written down value. At the request of the Board, 
Messrs. Baker and Fearnley, with the General Secretary, were 
appointed to represent the Association at the Conference of 
other N concerned, and the Board, to reconsider 
the subject. 

With regard to the proposed increase of taxation upon 
mechanically propelled road vehicles, the Association asked 
the Minister of Transport to bear m mind the equitable claim 
of tramway authorities throughout the country in апу scheme 
for the distribution of taxation derived: directly from road 
vehicles. 

The Special Committee appointed in 1917 (upon which repre- 
sentatives of the Tramways and Light Railways Association 
were also appointed) to consider the standardisation of over- 
head line material, completed its report after having held 90 
meetings. 

The report (with suggested decis воле and illustrative 
drawings) was approved by the Executive Council, which 
resolved that the present members of the Special Committee 
bé constituted a Standing Committee. | 

On July 9th a letter was addressed to the Secretary of- the 
Rates Advisory Committee, stating that the Association had 
laid down the general proposition that tramways should be 
self-supporting and should not depend upon compulsory local 
taxation for.any subventions to meet deficiencies 1n revenue. 
This proposition had been concurred in by the National Joint 
Industrial Council for the tramway industry. Owing to the 
sabstantial increase in wages and the enormous increase in 
the cost of materials and all operating charges, ns well as in 
the rate of interest now paid by all local authorities, over 
75 per cent. of the municipal tramways:would, according to 
the Budgets for the current year, be carried on at a loss, and 
some of them were receiving material rate-aid. 

In assessing a new scale of fares, the Executive Council 
urged that the time was now ripe for the abolition of charges 
for workmen's cars that were in general operating at a loss, 
which loss must fall upon (a) either another class of passenger, 


many of whom were now receiving lower rates of wages than: 


such workmen, or (b) the whole local community in the shape 
of local rates. This resulted in a great social injustice, which 
1 on no sort of principle, and which was no longer defen- 
sible 

The e Council decided to recommend the establish- 
ment, during the current year, of a quarterly journal, to ‘be 
called ‘‘ The Journal of the Municipal Tramways Association,” 
as the official medium by which members might be informed, 
continuously, of all official proceedings relating to the tram- 
way industry; of the proceedings of the National Council, and 
the Standing Committee of that Council, and of the decisions 
arrived at between the various Ministries ef Stute and the 
Association. 

The gross revenue from the tramway undertakinys operated 
by the local authorities in membership during the financial 
year, 1919-20, was £23,056,945. | 

Interim Orders have been granted to 27 tramway under- 
takings, authorising increases. in the statutory maximum 
ne under the Tramways (Temporary Increase of Charges) 

ct 

The Konts showed receipts £4,452, expenses £4,255, 
leaving a surplus for the year of £227. The receipts included 
£3,066 for. the annual subscriptions of local authorities, 
together: with £1,354 special subscriptions to defray the cost 
of the wages arbitration proceedings in September and 
October, 1919. Amongst the expenses were those of the 
representatives attending meetings of the National Joint In- 
dustrial Council for the Tramway Industry, its committees, 
&c.. amounting, with printing. &c., to £1,125. The wages 
arbitration expenses were £1,376. 


Japanese Exports.—It is stated that the value of the 
exports of electrical machinery, apparatus, lamps, wire. and 
insulated conductors from Japan in 1919 amounted to 16, 709,000 
ven, being a reduction of 3,167 (00 уеп. as compared with the 
preceding vear. Shipments to Russia, including Siberia, were 
brought to a standstill, but no noteworthy diminution took 
place in the exports to China, India, and the South Pacific 
countries. During the first two months of 193) the exports 
of machinery and apparatus were of the value of 528,000 yen 
(480.00 ven in corresponding period of 1919), electric lamps 
150,000 ven (314,000 уеп), telephone apparatus 259,000 yen 
(33.000) yen), copper wire 415,000 ven (242,000 yen), and 
insulated wire 1,030,000 yen (1,649,000 yen). 


THE MACHINE-TOOL AND ENGINEERING 
EXHIBITION. 


(Concluded from page 416.) 


MESSRS. JOHN STIBK & Sons, LTD., Halifax.—During the war, 
upwards of 2,500 machine tools were made by the firm for various 
Government factories, including a record order for planing 
machines for the heavy gun programme, 5 ft. x 5 ft. x 16 ft. 
machines, 117 being actually delivered at the time of the Armistice. 
Rince the ceasation of hostilities, concentrated attention has been 
given to the production of planers and boring mills ; eight sizea of 
belt-driven planers, 12 sizes of Stirk hiloplanes, and 12 sizes of 
boring mills comprise the full range of machines at present under- 
taken, but these are cut down to six standard size planers, three 
hiloplanes and three boring mills for quantity production, and an 
example from each of these three lines was included in the exhibit, 
whioh consisted of the following machines, all shown in operation :— 
A 5 ft. x 5 ft. x 16 ft. Stirk hiloplane, exhibited in public for the 
first time, although examples have been in use for five or six years. 
The hiloplane, fig. 47, is entirely electrically-controlled, having in 
addition to electrically-operated table mechanism, electrio control 
of tool boxes, both automatic feeds and quick power traverses. 
The whole of the patents, including reversing motor drive and 
controls, are from original Stirk designs, A small Stirk planer, 
2 ft. x 2 ft. х 5 ft., which embodies some of the outstanding 
features of the hiloplane, including plate bed. A 42-in. boring 
mill, complete with 74-H.P. variable-speed motor. The drive may 
also be by constant-speed belt or motor through six-speed gear box. 


Fic. 27.—ELECTRICALLY-DRIVEN PLANER, REGENERATIVE 
ON REVERSE. 


The Stirk split field drive for planers, &c., ів of much interest to 
both electrical and general engineers. The earliest automatic 
reversing motor drives consisted of a D.C. motor reversed by 
reversal of the armature current and controlled by one form or 
another of self-acting starter. Save in special casos, this system 
has almost entirely given place to some variety of the Ward- 
Leonard control. Prior to 1915 the chief example of this system 
was the well-known “ Lancashire Patent Drive," in which 
the generator field connections were reversed by means of a 
three-pole change-over switch operated by dogs and levers from 
the planing machine table. The Lanosshire-Stirk drive is an 
improvement on the Lancashire drive, the principal difference being 
the Stirk disk and master switch actuating a set of five contactors 
which constitute the reversing switch proper, and take the place of 
the oil switch. Over 100 Lancs.-Stirk drives have been sold during 
1917-1919. To this record is added the fact that Stirk motor- 
driven planers have been supplied to six of the most important 
electrical firms, and to over 12 of the leading machine-tool makers. 
The equipment consists of a motor-generator, motor, master switch, 
starter for primary motor, contactor and regulator. panel for 
generator, start, stop and inching buttons. The disk and master 
switch are retained to actuate two contactors, which, without any 
other switchgear whatever, will provide a quick-return reverse to 
the table motor. This is accomplished by the division of the shunt 
field windings of both generator and fical motor into two sections. 
In the case of the generator, the sections are connected to oppose 
each other, so that alternative polarity results from the alternative 
excitation of the two sections. The two sections of the motor 
field are connected to agree, and one is permanently excited. The 
second section is excited during the out stroke only, and a slow 
out ting speed and a quick return are thereby provided. The 
" natural" range of the system may be extended indefinitely by 
the variation of the generator voltage, and the standard equipment 
embodies two shunt regulators, enabling cutting and return speeds 
to be varied independently. 
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THE Orry ELECTRICAL Co, LTD., London, arranged to have 
samples of its small and fractional horse-power motors, together 
with a City light and power plant, exhibited on the stand of 
the Simoon ineering Co., Ltd. It will be remembered that we 
described апа illustrated the " City" plant on p. 318 of our 
September 3rd issue. 

THE SEAL CO. (LONDON), Ітр., Willesden Green.—This exhibit 
covered a range of dry cells, Leclanché cells, and specimens of 
electro-cleaning, tinning, and zinc plating. The dry oells are 
manufactured in London by what is described as a new method, 
which it is claimed enables the capacity output of the cell to be 
increased 20 per cent, over other types of cell. To fully appreciate 
the merita of the electro-cleaning, the specimens mnst be seen; all 
kinds of articles are handled from milk churns to 60,000-gallon vats 
and stills used by margarine makers and distillers. The process 
consists of first cleaning the utensil electrochemically (non-acid 
solution), and when the surface has been rendered free from dirt, 
rust, &c., а coating of new metal is deposited thereon. In the case 
of milk churns, for instance, the new inside coating consists of 
pure tin and the outside one of zinc, 

Messrs, BULPITT & Sons, LTD., Birmingham.—On this stand were 
the Better Skeem ” system of electric localised lighting fittings 
and the Tenbec" system of general lighting. The former system, 
it will be remembered, was referred to by H.M. Inspector of 
Factories, Mr. G. Scott Ram, in the Home Offioe report that was 
published at the beginning of this year. It isa low-voltage system 
of machine and bench lighting of a very novel character, and ita 
advantages are at once apparent on inspection. The firm was also 
showing an improved self-sustaining conduit system for oonducting 
cutting lubricant to the required points on machine tools, This is 
& new system also, and it insludes a very fine (mechanically 
speaking) non-choke joint, which was developed concurrently with 
the lighting system referred to above. A variety of fittings of 
both these systems were exhibited, and some were fixed to a thread- 
milling machine driven by an electric motor, all of which were of the 
firm's own manufacture. 


During the Exhibition, on September 21st, а convention of 
employers and employed was held, when a paper on “ Unemploy- 
ment, Production, High Prices, and World Competition," was read 
by the Rt. Hon. G. W. Barnes, P.C, M.P., and a discussion 
followed. The speaker pointed out that the four separate topics 
oould easily form enough for one day's discussion each, and there 
was bound to be а little overlapping. Under the circumstances, 
the speaker could merely deal with them in a fragmentary way. 
The following is an abstract of his remarks :— 

Unemployment is, perhaps, the most perplexing and vexing 
question of the day, and is a constant source of fear to the manual 
worker—shaping, to some extent, his mentality—henoe his 
occasional distrust of the motives for the introduction of new 
methods and machinery. Reviewing the past 70 years, it would 
appear that unemployment was less acute during the last 35 years 
than before that period. There were many causes of unemploy- 
ment; bad harvests abroad, causing poverty among foreign 
customers, and «o leading to a slackening of demands; change of 
fashion ; uncertainty of wages and conditions in the industrial 
world, when employers hesitated to take risks; the reverse— 
employers taking risks and failing. The main cause of unemploy- 
ment was unbalanced production, leading to a scarcity in one 
commodity while there was a surplus in another direction, as 
witness the present housing shortage and boot surplus. Several 
methods of steadying employment are put forward. Public 
authorities should do something in the way of replenishing stocks 
during periods of depression; new methods and improved 
machinery should be introduced with due regard to the main- 
tenanoe in employment of those replaoed ; industry should be 
" decasualised " and provision made for retaining in an industry 
only as many as can be employed for full time, and both employers’ 


and employés’ organisations should pay more attention to the 


necessities of labour asa whole. Insuranoe is regarded not only as 
a palliative, but will help in finding a panacea by causing a com- 
plete register of unemployed to be compiled. In reaching his next 
subject, Mr. Barnes said that many years ago over-production was 
thought to be the root of many evils. There can be no over- 
production over the whole field. There might be too little of some 
things, and therefore an inability to buy other things of which 
there might be a relative abundance. Production is the life-blood 
of a community, and the aim of life in all its beet activities. 
Greater production ought to give greater comforts to everybody. 
The requisites of good production are not long hours or 
sweated labour, but chiefly the best machinery and good organ- 
isation. But these alone will not result in good production ; they 
require the active co-operation of the human factor. That is what 
we have not got to-day, and to get it is the great need of the 
industrial world. Narrow conceptions of economics lead some to 
say that only an industrial revolution can bring this about, but 
this is the policy of despair, leading to the worker's undoing. 
Increased production in the past did not bring in wages to 
the worker on account of cut-throat competition between employer 
and employer and between employed and employed, but to-day 
these conditions ha 7e been altered by better organisation and better 
disposition. Resuming hie remarks after the luncheon, Mr. Barnes 
said that the question of high prices was a ticklish topic full of 
pitfalls for the unwary and illusions for the ill-informed. The 
inflation of the currency by the printing press is one of the simple 
causes of its depreciation or cheapness, or, in other words, high 
prices. Inasmuch as money is the measure of all other com- 
modities, there can be no great fall in price until there is 
increased production of other commodities or a lessened amount of 
paper money in circulation—or both. The constant rise of prices 


and of wages is an absurd proceeding, as, travelling at the same 
speed and in the same direction, they can never reach a level. 
Engineering productions are scarce, but the real demand is 
determined to a great extent by the price. A reduction in price 
is, therefore, a neceasity, and only mass production can enable this 
to be made. This leads to the subject of world competition. We 
are more concerned in this than most other countries, because we 
have to purchase food abroad, while producing things we cannot 
eat. Therefore, if we cannot produce and dispose of the things we 
manufacture to buy our food as good and cheap as other countries, 
our foreign trade will disappear. Food production in this country 
has declined, and yet our prices for certain goods are-so high that 
even home consumers have to go abroad with their orders, as 
witness Glasgow Corporation Tramways Department, which is 
buying steel rails from America, Coal is also produced in smaller 
quantities, Our engineering products are supreme in quality, and 
we must keep that supremacy and add quantity to it. Steel 
workers in America are still working 10 or 12 hours a day, and this 
will have to be dealt with by the World Regulating Organisation, 
which America should enter, and help in maintaining the peace 
and improving labour conditions every where. 


THE PROVINCIAL ELECTRIC SUPPLY COM- 
MITTEE OF THE UNITED KINGDOM. 


ANNUAL GENERAL MEETING. 


AT the annual general meeting, on Tuesday last, the chairman, 
Sir Harry Renwick, K.B.E., said that his prediction that the 
year 1919 was likely to be one of the most monientous in the 
history of the industry had been fully borne out by the facta 
of the past year. The Electricity (Supply) Bill had become 
an Act, in, he was happy to say, a considerably modified form. 
In that modification the Committee took a leading part. The 
point of vital concern to the companies was the compulsory 
purchase of their generating stations and transmission lines, 
which was to be imposed upon them under the Bill on terms 
most inadequate and unfair. Throughout the long process 
of the Bill the Committee watched their interests clause by 
clause, and put forward innumerable amendments. The Com- 
mittee met with much more favourable consideration in the 
House of Lords than in the Commons, and after very great 
effort, succeeded in getting the Bill amended to its present 
form, and thus at ће eleventh hour saved the situation. 
Strenuous work was thrown on the Executive Committee in 
the many weary months during which the Bill was before 
the two Houses. Special thanks were due to its members, 
and particularly to those who formed the Parliamentary Sub- 
committee; he emphasised their indebtedness to Mr. Madgen, 
Mr. Gripper, Mr. Scott-Moncrieff, Mr. Spencer Hawes, Mr. 
Wigham, and Sir Henry Mance, us well as their parliamentary 
agent, Mr. Sydney Morse. | 

The next matter of importance dealt with during the past 
year was the National Joint Industrial Council for Electricity 
Supply. This Council had been placed in full working order, 
and District Councils had been formed throughout the country. 
The Councils’ work had met with a considerable measure of 
approval from both sides, and certainly in the electrical in- 
dustry the system appeared to have worked better than in 
any other that be was aware of. Every important matter 
relating to wages and conditions of employment had been 
reduced to system throughout the country. Every under- 
taking came under some council which relieved it of all 
trouble in considering questions of general advances, and 
so on, and submitted à recommendation on any and every 
point of labour which might come up for consideration. They 
had seen something of the usefulness of the National Joint 
Industrial Council in the recent threatened strike. Speaking 
broadly, he was convinced that for the present industrial 
unrest, salvation lay in the closer union and a better under- 
standing between masters and men, and the entire elimination 
of the politician and Government interference. The politician 
should be kept out of wages disputes, and these should be 
settled by competent tribunals representing both sides. Co- 
operation between masters and men was the only way to in- 
dustrial peace and to increased production, without which 
they were heading straightway to national disaster. The 
Ministry of Labour organised a scheme for providing suitable 
employment for disabled soldiers, including monetary grants, 
where training was necessary. The scheme was a large and 
elaborate one, and a National Advisory Council was formed 
to administer the funds and carry out the scheme generally. 
He was asked by the Ministry to sit on that Council, and 
with the approval of the Executive Committee he accepted 
a seat. Under the scheme the country had been divided up 
into districts, each with its local advisory committee, and at 
the request of the Ministry they had arranged, so far as their 
members were concerned, for engineers of the representative 
undertakings to sit on the local committees where possible. 

A further Courts (Emergency Powers) Act was passed last 
year, entitled Courts (Emergency Powers) Act, 1019," and 
the Committee took energetic action and obtained a very 
satisfactory amendment by which electric supply undertakings 
had heen placed in the first section of the Act which provided 
power to amend agreements. Under the original Act they 
had no power to amend, but only to suspend or annul a 


contract. 
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Messrs. Edmundsons promoted а Bill to introduce a new 
basis for charging for electric supply, but the Bill was re- 
jected; their enterprise in promoting such a Bill, although 
unsuccessful, had its fruits in inducing the Ministry of Trans- 
port to give immediate consideration to the question of intro- 
ducing а general Bill, which, he understood, included a pro- 
vision to reduce the ү period between times of applica- 
tion at present provided by the 1899 Act. It would also bring 
those companies under the Act which were now excluded, 
owing to their orders dating prior to 1899. Further, in regard 
to tariffs, they were trying to obtain recognition of an alterna- 
tive on an assessment basis on some method other than a 
flat charge. The Committee was largely influential in obtain- 
ing the re-introduction of the minimum charge. | 

The Committee had a member representing it on the British 
Engineering Standards Association, and was also supporting 
the Electrical Development Association. 

Since the close of 1919, several matters of importance to the 
industry had occurred. Chief amongst these was the Elec- 
tricity (Supply) Bill, 1920. "There was great opposition to 
the Bill generally in the House, apart from the opposition of 
the electric supply industry; the Bill was introduced as far 
back as April, and it had been postponed from week to week 
ever since. 

The Electricity Commissioners had put into operation their 
powers of delimiting areas under the Electricity (Supply) Act, 
and eight areas had been provisionally delimited. | 

The Committee had met all general expenses out of the 
annual subscriptions, and there was a balance to the good 
of £985 at the close of the vear. Ав regards the expenses 
of the Electricity (Supply) Bill, for this they had to raise a 
special fund; there was a full and ready response to their 
appeal, and the whole of the expenses were covered by that 
und. : 


NEW PATENTS APPLIED FOR, 1920. 


(NOT YET PUBLISHED.) 


iled expressly for this journal by Messrs. SzrroN-Jougzs, O'DeLL AND 
TEPHENS, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


26.182. Electric soldering iron." E. Wheatcroft. September 13th. 

26,194. Electric geyser.” W. A. Powell. September 13th. 

26.224. Combined head-lamp and electric horn." Soc. Anon. des Anciens 
Etablissements Secqueville et Hayau. September 13th. (France, October 
2nd, 1919.) 

26,241. ‘ Wireless telegraphy.” S. Brydon and S. Johnson. September 


13th. 
26,242. '' Lighting systems for automobiles, &c." E. A. S. Gater, W. R. 


Perry, and H. Starck. September 13th. 

26,244. ''Synéonisation of circuits used in wireless signalling." R. C. 
Galletti. September 13th. 

26,246. '' Electrolytic cell." J. Harris and J. R. Rose. September 13th. 
26.257. Electric induction motors.“ British Thomson-Houston Co. 
(General Electric Co.) and General Electric Co. September 13th. 

96,267. ** Electrode holders." R. W. Heasman. September 13th. 

96,268. ‘Indicating ringing of electric bells, &c., to operators." F. G. 
Bell, F. Clark, and Sterling Telephone & Electric Co. September 13th. 
26,273. Automatic electric circuit breakers.” P. H. Bastie and E. F. 
Moy. September 13th. 

26,295. “ High-voltage indicator." F. A. A. Ellmore. September 4th, 
26.315. Means for operating magneto of internal-combustion engine.’ 
F. Laguesse. September 14th. 

26.317. Submarine telegraph apparatus." К. E. Edgeworth. Septem- 
ber 14th. 


26.344. Electric batteries." W. T. Coulson and Optalyte, Ltd. Septem- 


„Electric power distribution systems," British. Thomson-Houston 
Co. and H. Trench um, September 14th. 

26.354. '' Telephone transmitter mouth.picces." C. E. O. ОШ Йе, Sep- 
tember 14th. | 

28,382. Electrically-operated warning signals." D. McGregor. 
15th. 

26,386. Electric current regulators, rheostats, &c." C. E. Falconbridge 
and C. E. Falconbridge, Ltd. September lth. 

26,396. junction boxes for electric cables." Greengate & Irwell Rubber 
Co. and К. Povey. September 15th. 

26.408. Supporting devices for overhead contact and trolley wires.“ 
J. W. Astley and British Insulated & Helsby Cables, Ltd. September 15th, 
28.418. Means for supporting telephone receivers.“ J. Lunzer. Sep- 
tember 15th. 

26,419. “Electrical turning gear for starting internal-combustion engines.” 
F. Н. Royce. September 15th, 

26.447. Electric transformers, &c." British Thomson-Houston Со. (Gene- 
ral Electric Co.) and General Electric Co. September 15th. 

26,461. '' Electric switches." Maschinenbau Akt.-Ges. Seebach. September 
loth. (Germany, January 20th.) 

26.473. Rotating field magnet for high-speed electric machines." M. 
Gruber. September 15th. (Germany, September 15th, 1919.) 

26,516. “ Electric lighting device." F. G. Parks. September 16th. 

26,525. “ Releasing devices for overload switches." F. Krupp Akt.-Ges. 
September 16th. 

26.535. Engine-starting apparatus." J. K. Delano. 

26,538. “Ringing arrangement for carrier signalling systems.” 
Electric Co. (Western Electric Co.). September 16th. 

26,539. Distribution for magneto.” Etablissements Deesse. September 
16th. (France, October 8th, 1919.) 

26,940. '' High-tension ignition magneto." 
tember 16th. (France, December 27th, 1919.) 

26.551. '' Electric current generator for high-voltage ignition and lighting." 
J. Gehrig. September 16th. (Germany, September 16th, 1919.) 

26,576. ''Dvnamo-electric machines." U.S. Light & Heat Corporation and 
A. E. White (U.S. Light & Heat Corporation). September 16th. 

26.577. “Systems of electric control.“ Rritish Thomson-Houston Co. 
(General Electric Co.) and General Electric Co. September 16th. 

206,582. “ Telephones.” G. Mathew, September 17th, 


September 


September 16th. 
Western 


Etablissements Deesse. Sep- 


26,589. “ Sparking plugs, &c." H. R. Doel. September 17th. 
26.595. Terminal protectors for sparking plugs." W. A. Clark and 
Sphinx Manufacturing Co. September 17th. | 

36,634. * Electric cooking and heating apparatus." M. Loewy and 4. 
Rosenthal (Loewy). September 17th. T 
26.650. Electric power limiting systems.“ British Thomson-Houston Co. 
(General Electric Co.) and General Electric Co. September 17th. 

26,654. '' Repeaters for multiplex signalling systems." Western Electric 
Co. September 17th. (U.S., September 30th, 1919.) 

26,655. Means for actuating braking or stopping devices by electric cur- 
rent for rail vehicles.” G. P. Bartlett and W. H. Taylor. September 17th. 
26.676. Syston for measuring capacities of electric conductors." Cal- 
nde Cable & Construction Co., R. N. James, and J. Urmston. September 
17th. 

26.683. “ Electric conduit.” J. S. Berry. September 18th. 

26.686. '' Electric burglar alarm.“ T. Fraser. September 18th. 
26.711. Wireless apparatus.” C, E. G. Bailey. September 18th. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1914. + 


11.089, “ Dynamo-electric machines," Soc. Anon. des Automobiles et 
Cycles Peugeot. May 6th, 1913. (Addition to 7.840,13.) 


1919. 

5.667. Wireless telegraphy or other wireless control systems," Comparri 
Wireless Control Syndicate and M. Compare. March 7th, 1919.  (150,008.) 

7.463. '' Marine signalling apparatus. C. Sampson. March 25th, 1919. 
(150,013.) 

12,173. Electrical receiving apparatus suitable for amplifying and record. 
ing weak electric current impulses.” Creed & Со. and D. McLennan. 
May 14th, 1919. (150,025.) . 

12,821. “ Wireless telegraph and telephone transmission." H. J. Round. 
May 2154, 1919. (150,037.) 

13.00 4. Magnetos." D. V. L. Fellows. May 23rd, 1919. (150,045.) 

13.198. Electric N signalling apparatus.“ B. E. D. Kilburn 
(Ford Instrument Co.). Мау 26th, 1919. (150,060.) 

13.247. Process for the continuous production of copper wire by elec- 
trolytical methods." S. O. Cowper-Coles. May 26th, 1919. (150, 063.) 

13,391. *' Electrical impulse controlling devices.“ Automatic Telephone 
Manufacturing Co. (Automatic Electric Co.). May 27th, 1919. (150.072.) 

14.422. Electric condensers.” R. W. Winn. June 6th, 1919. (150,096. 

14,909. '' Trolley heads for overhead wire svstems of electric traction." 
Erecknell, Munro & Rogers, and A. M. Willis. June 13th, 1919.  (150,108.) 

14.948. Electric switches." R. P. Myers. June 13th, 1919. (150,109.) 

15,070. Electric switches." J. H. Tucker & Co. and J. B. Tucker. 
June 16th, 1919. (150,111.) 

15,521. “ Electricity collectors.” British Insulated & Helsby Cables, Ltd., 
and J. W. Astley. June 20th, 1919. (150,120.) 

15,596. '' Rail bonds and like electric couplings or connections. J. 
Mather. June 20th, 1919. (150, 122.) . 

15.789. Electric contact or switches.“ V. Breeze and A. West & Co. 
June 23rd, 1919. (150,128.) 

19,570. Magneto-electric machines.“ 

A. P. Young. August 8th, 1919. (150. 165.) 

20,696. '' Locking device for electric and gas fittings." NM. J. 
C. W. Saunders, and J. H. Collins. August 22nd, 1919. (150. 170.) 

20,920. Electric storage batteries.“ W. Gardiner and W. Н. Duggan. 
August 26th, 1919. (150, 171.) 

21.190. Magnetos.“ M. Arioli ct Cie. August 29th, 1918. (131.908.) 

26,433. '' Holders for electric lamps.“ W. C. Hands and Robinson & Hande 
Electrical Co. October 28th, 1918. (150, 195.) 

28,393. “ Combined magneto and dynamo electric machine.” O. Intray 
(Eisemann Magneto Corporation). November 15th, 1919. (150.304.) 

31.909. “ Electrolytic apparatus for the direct production of hy pochlorites.“ 
D. Pestalozza. December 19th, 1919. (150,214.) 


1920. 

1,686. '' Magnetos for igniting in internal-combustion engines.“ R. Bosch 
Akt.-Ges, November 21st, 1918. (138,081.) 

2.712. Magneto-electric ignition apparatus for internal- combustion en- 
gines," American Bosch Magneto Corporation. April Bth, 1919. (141.228 .) 
3.914. Protective arrangements for alternating current electric circuits.” 
Siemens Bros. Dynamo Works and R. A. R. Bolton. February 9th, 1920. 
(150. 231.) 

6.907. Meters used in connection with the batteries of clectrically-driven 
submarines.” Siemens Schuckertwerke Ges. December 5th, 1914. (133,822) 
7.797. Electric time switches.“ Fabrik Elektr. Apparate F. Sauter. 
April löth. 1919. (141,682.) : 

8.428. High-frequency alternator." 
(140,769.) 

12.015. '' Combined electric switch and terminal." G. B. Anderson and 
B. Bucknall. April 30th, 1920. (150,254.) 

15,335. “ Electrical fuses of the cartridge type.” 
Electrical Co. July Sth, 1919. (146, 931.) 

18,168. Electric. switches.“ H. Sachs. March 13th, 1919. (145,7 84.) 


British Thomson-Houston Co. and 


Railings, 


O. Billieux. November And, 1917. 


Metropolitan Vickers 


Income-tax and Employés’ Assessments.—Mr. W. Б. 
Fairbrother, income-tax specialist, of 67, Cheapside, E.C., 2, writes 
pointing out that where a person is employed under a limited com- 
pany іп a subordinate capacity (i. e., not holding a distinctive office, 
such as director or secretary, &c.), it is usual to grant a claim for. 
assessment on the basis of the average of the three years preceding. 
Ex-service men come within this concession under certain con- 
ditions. It is vitally important that a claim to be assessed as stated 
for the year 1920-21 should be made, as, if the recommendations of. 
the Royal Commission are carried into effect, the possibility of such. 
a claim will not occur in future years. Many persons have doubt- 
less made their returns on the disadvantageous basis of one year, 
but there is still time to rectify any such return; or the asacaement 
which will be notified shortly could be appealed against. P" 
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*of action. 


THE JOINT INDUSTRIAL COUNCILS FOR 
THE eee SUPPLY INDUSTRY. - 


Tug Whitley scheme is now in full Nor otia in 
the electricity supply industry. The National Industrial 


Council was formed in May, 1919, and sinde-then the 


whole of the country has been mapped out into 13 areas, 
and a fully constituted District Council is now аё work 
in each area. The whole scheme has, therefore, now 
passed out of the realm of theory into that of hard fact. 
In general, up to the present, i 
been on the lines anticipated when the scheme was first 


inaugurated. But there are almost unlimited potentiali« 


ties, and the scheme has now been working sufficiently 


long for certain possible phases of development: to be- 


come apparent. It may be interesting, therefore, and 
possibly useful, at this stage to take stock, as it were, of 
some of these tendencies. 

It is necessary as а preliminary to realise that 
scheme of Councils of this kind has nothing of the 1 
of a rigid system. 


stituted with clear-cut and limited powers and methods 


its development has ` 


The Councils have nothing, or at. 
most very little, in common with committees appointed ' 
for certain fixed purposes, clearly ‘definable, and con-. 


On the contrary, the Councils approximate . 


to an organism. They are not ready-made; they have . 


Bit by bit they have so to develop as to fulfil 
various functions which will successively be 


to grow. 
the 


demanded of them, very much in the same way as an 


› 


organism has to adapt itself to its environment. 
The duties with which they are charged, and the pos- 


sible power which will automatically, almost, come to 
For. 
instance, they are charged broadly with the task of 
dealing with all relations between employés and em- 


them, open out a wide range of possibilities. 


ployers. Initially, of course, this covers settlement of 


rates of pay and conditions of working. But obviously 


i 


a consideration of wages involves as a theoretic back- . 
ground the question of profits and the relative claims 


of labour and invested capital with regard thereto. Con- 


ditions of working; too, may cover anything up to the 


organisation and personnel of the management. Again, : 


Councils in dealing with these matters make recom- 
mendations to their constituent undertakings. But a 


bare recommendation would be futile if it did not also | 


include the use of some influence to back it up so that the. 


recommendations are given effect to by everybody. Ас- : 


cordingly, the Councils must naturally take steps to 


obtain as much power and influence in every direction ' 


as possible so as to insure that their recommendations 


become effective. Р a | 
It must be admitted, therefore, that there is an 
almost immense field of possibilities before these indus- 


trial councils; perhaps a much greater one than is 


generally realised. At present there is in many quarters 


a tendency to regard them as somewhat of a side-show. ' 
But in view of the important position which they may . 


come to occupy in the future, 
most serious consideration from all those who have 


it certainly calls for a | 


charge of the industry in order that the Councils may : 


be developed on right and proper lines.. 


It is in view . 
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of this that we suggest it might be well to review briefly 
the position as it is at present. | 
First of all we may take it for granted that the 
Councils are accepted practically throughout the industry 
both on the part of the undertakings and of the trade 
unions concerned. The trade unions, indeed, stand 
to gain considerably. They would perhaps not too 
readily admit this, and may say that they have now 
to submit all demands to the strict scrutiny of a Council 


and that each Council being in ready communication . 


with the others and with the National Council, the 
chances will be weighted against any but the most 
strictly justified increases going through. This is cor- 
rect, of course, but against it there is the immense 
advantage to them that practically every undertaking in 
the country is tabulated under a District Council, and 
consequently facts are quickly ascertainable as to which 
undertakings are paying the wages agreed upon and 
which are not. Probably no other industry in the 
country is in any way so fully organised industrially 
us the electricity supply industry under these Councils. 
So far as the undertakings theniselves are concerned, 
the chief advantage for them lies in the fact that now 
all demands and claims have to be passed to the District 
Councils, which adjudicate and pass on their recommen- 
dations to the undertakings, thus relieving the latter 
oi their former difficult task of considering applications 
without proper information being available as to 
whether such claims were being recognised by other 
undertakings as fair or whether they were being resisted. 
Also there is now practically throughout the country a 
complete systematisation of rates of pay and conditions 
of working down to the minutest details. 

Now as regards present powers of the Councils, when 
they started they placed reliance, as Councils, entirely 
on the moral force behind their recommendations. 
Since then, however, their power has been augmented 
in two very practical directions. In the first place, it 
has been approved that the Councils can recognise and 
fully support any steps which the trade unions may 
take to enforce their recommendations. Any strike 
called, therefore, consequent upon a refusal may 
have the full sanction of the District Council, and as 
the Council is authorised by the Ministry of Labour 
there is even a quasi-Governmental recognition. The 
effect of this is to put any defaulting undertaking in 
а queer position. For instance, it raises the question 
whether, if an undertaking allowed such authorised 
strike and the supply was stopped, consumers would not 
have ground of action for breach of contract against the 
undertaking, since the undertaking had taken a line 
of action opposed to a properly constituted authority. 

In the second place, the Ministry of Transport has 
given the District Councils an official status under 


Section 32 of the Electric Lighting (Clauses) Act, 1899, 
and under the Statutory Undertakings (Temporary In- 


crease of Charges) Act, 1918. The Ministry has ruled 
that an undertaking when applying for an increase of 
maximum price shall give notice to the District Coun- 
cil in its area, which can then oppose—the ground of 
such opposition being that the undertaking is not paying 
the rates of wages recommended by the District Council, 
which places a powerful lever in its hands. 

The fact that two Government departments, the 
Ministry of Labour and the Ministry of Transport. 
both specifically support the Councils and recognise 
them as formally qualified bodies to act on behalf of 
the industry. gives the Councils a status greatly 
superior to that which was usually anticipated. They 
have thus acquired an added quality of permanency. 
This permanency is also strengthened by the different 
structure which the Councils actually took in actual 
practice as compared with what was laid down. It was 
originally assumed that the District Councils would 
follow the structure of the National Council, namely, 
that the four representative employers’ associations 


should each nominate representatives to act on the em- 
ployers’ side. The construction of the National Council 
is such, and therefore if the four associations withdrew 
their members the National Council would fall to pieces. 
But the District Councils have been formed quite dif- 
ferently. The employers’ side has been chosen direct 
by common voice of the undertakings in the respective 
areas. District Councils have thus a permanency and 
are not controlled by any other association. 

In effect this constitutes the Industrial Councils 
virtually self-subsisting bodies already in quasi-inde- 
pendence, even of the individual undertakings in the 
industry. Add to this the support given by the 
trade unions and the pressure that could be brought to 
bear by the union on any small section that tried to 
secede, and it will be seen that the status of the Coun- 
cils is de facto a very strong one. The tendency of 
all such organisations is to increase continually in 
рсмег, and owing to the circumstances we have re- 
viewed above, it is difficult to see how an outside control 
can be exercised over this. The Councils as an entity 
have grown more powerful seemingly than the repre- 
sentative associations which created them. 

The importance of this will be apparent to anyone 
who glances over the wide sphere of operations which 
fall within the purview of the Councils. and which, when 
the Councils take them in hand in full, will apparently 
give to the Councils considerable dominancy in the 
industry. The problem, therefore, before the industry 
is for the best brains to formulate the economic prin- 
ciples to which these developing powers of the Council 
should conform. Such conscious directive policy is 
now needed. 


THE interim report of the Advisory 


The . Ld . . . 
Committee on this subject to Sir Fric 
Electrifica ; 
of iiid E Geddes, of which we give an abstract elsc- 


where in this issue, is dated July 12th, 1920. 
Doubtless ite terms were at once communicated to the 
railways which are contemplating electrification ; but why 
should it take over 10 weeks to make the contents public ? 
Although the report is commendably explicit in recom- 
mending the adoption of direct current, it defers for 
further consideration questions relating to the position and 
general design of the line conductors, and little can be 
done until these essential matters are settled. The con- 
clusion of the Committee with regard to the standard line 
voltage is so drastically modified by the exemptions which 
follow it that it is practically washed out, and we are 
authorised—subject to the approval of the Minister having 
been obteined—to use 600, 1,200, 750, 1,500, or 3,000 
volte, with either rail or overhead collection, while the 
locomotives will have to run at two different voltages where 
necessary. Moreover, the Brighton Co.'s suburban А.С. 
system is expreesly exempted, with a strong indication that 
the same system will be authorised on the company’s main 
lines to the coast. 

Clearly, therefore, uniformity is and will remain a long 
way off, and the gist of the report is simply that the р.с. 
system is recommended for all new work, the pressure and 
mode of supply remaining indefinite. We are very glad the 
Committee does not propose to disorganise any of the 
existing systems — unless it be the small experimental section 
of the Midland Railway at Lancaster ; there is plenty of 
work crying out to be done without our pulling down what 
we have done already. 

The choice of permitted voltages is somewhat incoherent ; 
we would suggest that if the authorised pressures, pending 
the adoption of a single standard, had been multiples of 
600 volte, with 1,800 volta as the standard-elect, so to 
speak, not only would simplicity have been attained, 
but also the work of harmonising the existing systems 
would have been facilitated, for if we are not mistaken, 
every existing British p.c. railway except the Shildon— 
Newport section would then have fallen into place in the 
series. Already the L. & Y. Railway has sections running 
at 600 and 1,200 volts, and, with the exception above 
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mentioned, all the rest operate at 600 volte; hence the 
750-1,500-volt standard is dragged in by the heela where it 
is not needed. If the rail conductor is adopted, 1,500 volta 
is not safer than 1,800 ; if the overhead system is employed, 
8,600 volta is desirable for heavy trains, and will certainly 
present no great difficulties from a technical point of. view. 
In the United States the great Chicago—St. Paul line has 
worked for many years at 3,000 volts D.C., and 1, 500- volt 
motors have proved satisfactory ; moreover, the heaviest 
electric locomotives and trains in the world run on this line 
with an overhead trolley wire, which is much to be preferred 
to the rail-conductor when a high pressure is employed. 

While we do not wish to condemn the report, we think it 
might have been much stronger and more definite. And 
now—we want the other one. 


M 
— 


WE have never tired of urging that 

Ыы a , the labour question is one both wide 
and complex, and that as such it cannot 

be tackled properly unless proper study is devoted to it. 
In the electricity supply industry this is pre-eminently 
the case. 
some sections of the industry is bound up with the proper 
handling of this matter. And in this determination it is 
* brains" that will tell. We are, therefore, pleased to see 
that our view is supported, at least in general intent, by the 
director of an important group of companies in Mr. W. L. 
Madgen. At the recent annual meeting of the Provincial 
Companies’ Association, Mr. Madgen said that the time was 
coming when each large undertaking would have an official 
whose business it would be to study and deal with labour 
questions. This clear recognition that time and study are 


necessary in this matter is gratifying, although we dis- 


agree with Mr. Madgen’s latest remark, if we rightly 
read ita spirit, as to this relieving the manager of an 
infinity of “ trouble.” If this merely means saving him the 
hack-work of preparing and setting in order the facta of any 
case, well and good, but if it means that the official is to be 
the specialist to whom can be relegated all these matters, 
and who will be instructed to deal with them on some 
general instruction of not giving away more than he is 
forced to do, we most strongly disagree with such a tendency 
as being foreign to the whole spirit of the Whitley report 
and the dependent Industrial Councils. The Whitley 
idea, if we may put it somewhat brusquely, was to force the 
employers (that is, those directly responsible for the under- 
takings) to meet the representatives of labour face to face, 
and by this means of personal contact, to establish between 
the two an intimate and reciprocal understanding. As regards 
the astuteness and wisdom of this aim, there can be no doubt. 
If, for inetance, a director meets the Trade Unions personally 
week after week, it is impossible out that each will influence 
the other's views in some degree, and that some measure of 
common accord will be found, and will in time increase. 

But if the “official ” system were to grow up, and form 
as it were, a screen between the Trade Union side and the 
real “ employers," the whole spirit of the Whitley scheme 
would go by the board as the Councils lapsed into mere 
quibbling conferences, and however well settlementa of 
wages demands were carried out, employer and employed 
would be no nearer common understanding. 


MEMBERS of a young and rapidly- 
growing community are naturally keenly 
critical of older institutions. Hence the 
pungent comment on British trading methods that we have 
heard from the lips of Australians during the past year or 
two, particularly from those who, after the armistice, were 
desirous of returning to the Commonwealth as agents for 
the sale of United Kingdom goods. At that time, unfortu- 
nately, most firms did not feel justified in making such 
arrangements, and on that account were condemned by our 
overseas cousins for their lack of enterprise. 

More condemnation and criticism of this nature has 
evidently been poured into the ears of H.M. Trade Commis- 
sioner in Australia (Mr. S. W. B. McGregor), who states in 
his recent report that, although there is a sentiment in 


Australian 
Criticism. 


It is not too much to say that the future of 


favour of British goods, based largely on the fact of their 
being the best value for the price paid, yet it is well to bear 
in mind the deep-rooted conviction of many Australians 
that the British manufacturer is “ intensely conservative, 
unenterprising, generally out of date, and rapidly losing hie 
hold on the world’s markets.” 

These allegations are directed against the manufacturer rather 
than the merchant, and particularly against manufacturers 
connected with the machinery (including electrical), motor-car, 
small tools, hardware and allied trades. The accusation of want 
of enterprise usually arises, amongst other reasons, from the 
apparent reluctance of the British manufacturer to increase his 
output to cope with increasing business, and an alleged indifference 
to the special requirements of the Australian trade. The view with 
regard to British manufacturers referred to above may be largely 
based on ignorance of all the facts, and attributable to some extent to 
the British habit of self-depreciation and criticism, yet it is 
worth taking seriously into account unless harm is to be done to 
British trade. | 

It is suggested that, with many notable exceptions, the 
fault lies largely with inadequate scientific commercial 
organisation in the average British manufacturer's business. 
Subject to the point emphasised in italics (which are ours), 
we are inclined to agree with this suggestion. Mr. 
McGregor says :— 

* Another matter that appears to be often lost sight of ig 
the failure of some United Kingdom manufacturers to realise 
their responsibilities with regard to the maintenance generally 
of British trade prestige overseas and their duty to British | 
trade as & whole." 

He refers to the sending-out from home of ill-equipped 
and unsuitable representatives, and the conduct of corres- 
pondence in a careless and slipshod manner, adding that 
* jt is a national duty of every home firm . . . to see that 
its methods are such as at least not to lower British 
prestige.” If Mr. McGregor really has knowledge of 
circumstances which justify his criticisms, we cannot help 
thinking that they are exceptional. 

Mr. McGregor makes a number of not particularly note- 
worthy recommendations for developing United Kingdom 
export trade. Second on his list is one that manufacturers 
should keep generally in touch with the Department of 
Overseas Trade, particularly when sending out overseas 
representatives. Here again, Mr. McGregor’s criticism calls 
for comment. Admittedly, the D.O.T. is doing useful work, 
but it is of vital importance to ite utility and success that 
it should keep itself more closely in touch with manu- 
facturers generally, | 


THE interesting papers and discussions: 
at the Cardiff Conference of the Muni- 
cipal Tramwaye Association, of which we 
conclude а report in this issue, indicate that the electric 
tramway industry, after a prolonged period of inactivity, is 
being spurred on by the strenuous conditions of the times to 
an anxious consideration of its present position and fature 
prospects. The programme was wisely arranged to cover 
the commercial, technical, and financial aspects of the 
subject, and during the proceedings it was made clearly 
manifest that the conference was practically unanimous in 
opinion on the following points :—That in order to restore 
financial stability fares must be materially increased, and 
every passenger must pay for himself (:.e., “ workmen's ” 
fares must be abolished) ; that working costs must be 
kept down to the minimum by every proper means 
available; that the “milch cow” policy, according 
to which the tramways were compelled to contribute 
large sums annually to the relief of the rates, was contrary 
to the public welfare and fatal to the efficient maintenance 
of the assets ; and that in view of the heavy capital cost of 
new tramways, and the heavy working costs of motor- 
omnibuses, the prospects for the railless vehicle were 
distinctly brighter. 

Sound finance was the keynote of the conference, and 
we trust that it will be hearkened to by those councillors 
who have been responsible for bleeding the tramways in the 
past, as well as by those who, going to the opposite extreme, 
maintain that funds should be accumulated for the com-. 
plete renewal of the system without raising new loans. 
Both policies are contrary to the public interest and to 
sound principles of administration, 


Electric 
Tramways. 
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SOME NOTES ON METERING DEVICES USED IN CONNECTION WITH TARIFFS 
PENALISING LOW POWER FACTOR. 


By G. W. 


THE attention that has recently been given to the effect of 
power factor on the cost of electricity supply, has not only 
brought into prominence the practicability of modern 
devices for power-factor correction, but has also emphasised 
the fact that it is the business of the consumer whose load 
is of low power factor to bear the expense of installing 
correcting devices, either directly, or by paying for his 
energy according to a tariff which increases the average 
price per unit as the power factor falls. "The devising of а 
tariff that, whilst being equitable, will во far penalise the 
consumer whose power factor is low as to make it worth 
his while to install correcting devices, is not а problem 
with an. obvious solution. Probably the best tariff of this 
kind is one based upon a fixed charge per quarter per k. v. A. 
of maximum demand, plus a fixed price per unit consumed. 
Objections have been raised to this tariff, by some, on the 
ground that it unduly penalises the consumer in that the 
capital cost of the steam plant depends upon its Kw. and 
not upon its k. v. A. rating; and by others on the ground 
that the consumer is let off too lightly in that the cost of 
cables necesssary for a given load in KW. increases more 
rapidly than the k.v.a. It is also a fact that the distri- 
bution losses, depending upon the square of the current, 
vary inversely as the square of the power factor for a given 
load. All things being considered, however, it is probable 
that the maximum K.v.a. demand system is as equitable a 
system as can be devised for large power consumers, and 
it has the important advantages of being simple, and of 
taking the load factor into account. 

The actual application of any tariff designed to penalise 
low power factor necessitates the use of some instrument 
additional to the usual integrating wattmeter for energy 
registration. For the maximum K. v. A. demand system, the 
additional instrument must enable this maximum demand 
to be obtained, either directly, or by the help of the readings 
of the integrating wattmeter. Two practical methods of 
obtaining the required information for these special 
tariffs have been developed, both of which make use of 
modifications of a standard induction watt-hour meter. One 
of these methods consists in the use of a meter arranged to 
integrate K.V.A.-hours direct, the maximum demand being 
given by an indicator of the Merz type. The second method 
uses a ineter adjusted to integrate the product of the wattless 
component into the voltage, and such a meter, in conjunc- 
tion with a standard energy meter, will enable the desired 
penalising factor to be obtained. 

The use of an integrating k. v. A. meter fitted with an 
indicator, gives readings that are immediately applicable. 
The ratio of the readings of the energy meter and the 
K. v. A.- hour meter will, moreover, give a kind of average 
power factor. This average will not be а true average 
such as would be obtained from the chart of a recording 
power-factor meter. The time average of the power factor is 


= / “Cos ф dt, while the ratio of the readings of the 


energy meter and the K.v.a.-hour meter will be, considering 
for simplicity a single-phase circuit— 


vo g ft va, 


a ratio which plainly is not always equal to the time average 
of the power factor. 

The use of a wattless component meter in conjunction 
with an energy meter would give readings of the maximum 
power and the maximum wattless component. If these 
readings be called P and w respectively, the maximum k. v. A. 
might be taken as VP? + w?. For a single-phase circuit 
this result will be substantially correct, provided the two 
maxima refer to the same period. Regarding a load of 
induction motors, it may be assumed, as a rough approxi- 
mation, that the maximum wattless current will be taken 
when the maximum number of motors is in use. It, how- 


STUBBINGS. · 


ever, does not follow that the maximum power will be taken 
whenthiscondition prevails. Thecalculation of the maximum 
demand in K.v.A. from the readings of the energy and 
wattless component meters is, therefore, liable to error, owing 
to poesible lack of synchronism of the two maxima. "There is, 
moreover, a further source of error in the case of a three- 
phase circuit, which will be discussed later. The inherent 
accuracy of the wattless component meter is, however, 
higher than that of the K.v.A.-bour meter, and better results 
will be obtained by the use of the former of these two 
meters. 

The principle of a meter adjusted to integrate K.v.A. may 
now be considered. For simplicity's sake it is desirable 
first to deal with the adjustment required, in order that an 
ordinary single-phase induction meter may register k. v. A. 
hours, and also to discuss the limite of accuracy obtainable 
by such adjustment, 

If T be the torque of an induction meter, from funda- 
mental principles, Т = AIV sin (a — 4), where а is the 
phase angle between v and the pressure flux. 

In the ordinary induction meter a = 90° and т = k1v 
sin (90° — ) = k ту сов ф. Let ¢’ be an angle given by the 
relation cos ф = F, where F is the average power factor of 
the circuit in which the K.v.a.-hour meter is to be fixed, 
and, further, let a be so adjusted as to be equal to 90° + “. 


Then T = * sin (90° + 4' — $), 
and when ' = S, T = КІҮ sin 90° = * v. 


Generally, let , the actual phase angle, be put equal 
to ф + 0. 

Then T= I IV sin (90˙ + ф — ф + 6) 

= k I V сов 0. 

Since for small values of 6, both positive and negative, 
cos 0 is nearly unity, it follows that, within limits, the 
torque of such а meter will be proportional to the value of 
I v, and the meter will register K.v.A.-hours. 

If, for instance, the average value of the power factor be 
taken as 0:85, the angle “ will be 32". 

At power factor 0:7, ф = 45° about, and 9 = g — 4 
= 13”. 

At power factor 0°95, p = 18° about, and 0 = 4 — 4 
= 13°, 

The torque at each of these power factors will, therefore, 
be K I v сов 18°, or 0:974 KIV. 

Between the limits of 0:7 and 0:95 power factors, the 
torque of the meter will, therefore, be proportional to the 
k. v. A., with an overall inaccuracy of 2} per cent., the 
maximum torque for а given apparent load in K.v.A. bein 
at power factor 0°85. | 

Such а single-phase meter would require a phase dis- 
placement of about 120° between the pressure flux and the 
voltage producing it, and as there appears to be no easy 
method of obtaining such a relationship in a single-phase 
meter of the induction type, a single-phase K.v.A. meter of 
this type is only of theoretical interest. 

The case of the adjustment of a three-phase induction 
meter that it may register k. v. A. hours can now be 
considered. ` 

It has been proposed to define the power factor of a three- 
phase current as being the ratio of the actual watts, to the 
maximum watts obtained by rotation of the voltage vectors. 
If the power factor, F, be so defined, then the writer has 
shown in a previous article" that the angle of rotation 
necessary to obtain the maximum watte is given by the 
relation cos = F, provided equality and symmetry of 
voltages i8 assumed. 

If we may assume that the torque of a three-phase 
induction meter is given by the relation * 

T= Ем sin (a — $), 
where м is the maximum value of the watts as defined 
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above, then if an average power factor F, be taken, giving an 
angle 4'; such that cos ф'а = Fa, and d be во adjusted in 
each element of the meter as to be equal to (90° + фа), 
the torque of the meter will be given by 

| = M sin (90° + 6), 
where 0 = фа — , & being the actual phase angle. 

We then finally obtain т = k M cos Ө. 

This is a similar equation to that obtained for a single- 
phase meter, except that the three-phase meter will integrate 
fictitious K.v.A.-hours as defined by the relation ога, ір- 

| сов 
stead of actual k. v. A. as given by the usual expression 
5 U, c3 v, + i, 5, 
An idea of the magnitude of the difference between the 
actual and the fictitious k. v. A. can be obtained by con- 


1, = V? 


Ба. 1—VEoTOR DIAGRAM. 


sidering the unbalanced circuit represented by the vector 


diagram, fig. 1, in which equality and symmetry of voltages 
are assumed. 

We have - i 

Watts = 100 x 1 x cos 60? + 100 x 1 x cos 
30° + 100 x 2 x сов 45° 
. = 50 + 86 + 100 = 286. 
Volt-amperes = 100 + 100 + 242 = 342. 
It is easy to show that maximum apparent watts are 


obtained by rotating the voltage vectors through 45°, when 
i, and v, will be in phase. 

Then cos ¢’ = cos 45 = 0'709. : 

Fictitious volt-amperes = M = 236/0°709 = 334. 

If the K.v.a.-hour meter connected in this circuit be 
adjusted to give maximum torque at a power factor of 
0:85, this will correspond to a value of e = 32°. Since 
the power factor of the circuit in question is 45°, the torque 
of the meter will be сов (45?—32^) times that at power 
factor 0°85. Since cos 13? = 0°975, the meter will, apart 
from other errors, read 24 per cent. slow, and the E. v. A. as 
given by the speed of the rotor will be 326. 

This indication of the meter can be calculated from first 
principles as follows :— 

Assuming that the current coils of the meter are con- 
nected in lines 2 and 3, 

° K. v. A. = i, vi cos (, + 80° — 5) + i, Vis 
сов (hs — 80° — фу) 
100 x V2 x 48 сов 43° + 100 x 
V cos 82° 


= 326, 

a result confirming that obtained by the previous method. 

It therefore appears that a meter constructed on the lines 
indicated above will give reasonable accuracy as a K.V.A.- 
hour meter, between power factors of 0'7 and 0°95, pro- 
vided the circuit is not very unbalanced. With а three- 
phase meter the necessary adjustment of the angle a can be 
obtained by exciting the pressure coils from different phases 
from those used for an integrating wattmeter. This pro- 
cedure, it need hardly be said, is only legitimate on the 
assumption of equal phase voltages. 

Three-phase integrating K.v.A. meters of the induction . 
type, compensated to record K.v.a.-hours between power 
factors of 0°75 and unity, are manufactured by Messrs. 
Landis & Gyr. Such meters would appear to be very 
difficult to test ; and, in view of the fact that an integrating 
wattmeter would have to. be installed in addition to the 
Kk. v. A. meter, the use of а wattless component instrument, 
which is capable of giving the desired information with 
equal accuracy, whilst being simpler in theory, is probably 


.preferable to the use of an integrating K.v.A. meter of the 


type discussed above. 
(To be concluded.) 


LABOUR UNREST. 
[The Labour Policy of the National Party.] 


Ir has been cynically observed that we learn from history 
that no one ever learned anything from history. This 
much, however, is во obvious as at once to be adinitted, 
that industrial unrest is no new thing. Like the poor, 
it is always with us. We have previously pointed out 
that the times before the war were little better, in this 
respect, than the period of the war itself, and although 
present evils always appear the worst that have ever 
been or can ever be, there were railway strikes, coal 
strikes, building strikes, and other unpleasant events 
in the world of industry before the war came to throw 
al our previous ideas of values and wages into the 
melting-pot. 

The great difference between the old days and the 
present time lies in the fact that more attention is 
given to the merits of the case. At one time it was 
common for the man in the train to side immediately 
with the employers, or masters, as they were then most 
often called, and to declare roundly that the men were 
wicked, and grasping, deserving nothing better than 
to be shot down or starved into submission. Such 
opinions could only arise from a profound ignorance 
of the whole matter, and the middle classes had not 
begun to realise the close correspondence between their 
own case and that of the manual worker. 

Nowadays there is an unceasing flow of books, reports, 
newspaper articles, pamphlets, and publications of 
every description dealing with the subject of industrial 
relations. How to secure co-operation between employers 


and employed, how to improve output to the general 
advantage, explanations of what is involved in the 
carrying-on of modern industrial concerns, panaceas 
of every kind arrive by every post. Our readers will 
recall many such that have been noticed in the columns 
of this journal. 

On July 9th, 1919, the Grand Council of the National 
Party appointed a committee to examine the present 
position of Labour, and make recommendations to the 
Council for the revision and completion of the labour 
policy of the National Party. The committee’s report 
was unanimously adopted by the Grand Council on 
June 9th, 1920, and is now available. 

We find in the sixth clause of the report the statement: 
„Until we establish the basis upon which Capital and 
Labour can co-operate to their mutual advantage 
which is surely the only foundation for industrial peace 
—we shall omit consideration of that important person- 
nel of industry which constitutes the executive staff, or 
non-manual workers." Like nearly every scheme that 
has ever come before us for criticism, this one stulti- 
fies itself by deliberately avowing incompleteness at the 
very outset. The first Whitley Report was defective 
in this same respect. The most notable exception was 
the scheme for the Building Trades Parliament, which 
was well thought out in this as in other ways, and the 
Priestman scheme for bonus payments depending on 
the prosperity of the firm during successive four-weekly 
periods included every employé, whether manual or 
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non-manual worker. However, though thé report is 
disappointing in this respect, we may hope that the 
National Party will endeavour to live up to its name, 
and to serve its own interests by considering the subject 
on à future occasion. 

No harm сап, and much good may, have been 
done by the first-hand investigation of the subject of 
labour unrest by a committee of thinking men and 
women, and certain definite proposals have been put 
forward in this report which are well worthy of examina- 
tion. 

Briefly, it is suggested that, beginning with the staple 
industries, each industry shall be organised as a separate 
unit, with a Council of Employers, a Labour Council, 
and a Joint Council composed of equal numbers of 
employers and workmen. The Council of Employers 
shall: assume the general direction and administration 
of the industry concerned, any matter in which Labour 
is interested being first referred for consideration to 
the Labour Council for that industry. The Labour 
Couneil shall deal with all complaints and suggestions 
that may arise on the part of Labour, having power 
to submit for consideration to the Council of Employers 
questions of adininistration and other matters bearing 
on Labour conditions. If any irreconcilable differences 
of opinion arise, they are to be referred at once to the 
Joint Council, whose decision shall be subject to recon- 
sideration only by the National Industrial Council. 
This last-mentioned body is to be formed to represent 
all the organised industries, and is to be composed of 
representatives from the Joint Councils, together with 
not more than four representatives of the Government, 
. who are to act mainly in an advisory capacity, so as 
to co-ordinate the work of the National Council, while 
at the same time they shall be deemed to represent the 
interests of the community. This suggestion is evidently 
not intended to be funny, but the notion of four civil 
setvants or members of Parliament trying to represent 
the poor consumer during the intervals of lining-up the 
relations between all the industries in the country, is 
one of the most humorous ideas that has ever penetrated 
through {һе dull murk which has for so long surrounded 
industrial problems as the smoke surrounds the factories 
which house these problems. The Four Just Men?“ 
would either have to run the whole show, or be reduced 
to the position of absolute nonentities. 

The suggestion that the administration of unem- 
ployment insurance in each industry shall be handed 
over to the Joint Council of that industry is а good one, 
and we hope and believe that the time is rapidly ap- 
proaching when each industry will have to carry its own 
unemployment as a definite charge against its adminis- 
tration, to be reduced, like other administrative charges, 
by successful management. 

Criticism is expected, and some criticisms are met. 
The view has been urged that there would be a ten- 
deney for each trade or industry to form itself into a 
trust, and to exploit the consumer. The report suggests 
that the National Industrial Council would afford a 
safeguard in this connection. We do not believe that 
there would be any greater tendency towards the re- 
striction of competition than there is to-dav. and cer- 
tainly propositions of that sort would most emphatically 
not come before any of the proposed Councils, but would 
be dealt with in quite another manner. 

The next criticism that is anticipated is, that Whitley 
Councils already exist in some 60 trades. This criticism 
is answered by the statement that Whitley Councils have 
not vet been established in any of the large staple 


industries, such as coal or engineering. This Is true, 


and it is at least unlikely that the opposition which - 


Labour has evinced towards W hitlev Councils will be 
lessened when another kind of Council is proposed, 
having much the same functions. A stronger answer is 
that Whitley Councils appear to be limited in their 
operation to the consideration of difficulties after they 
have arisen, whereas the proposals of the report have 
in view the removal of causes of difference before they 
become acute. There seems to be a tendency here, as 


or something like them. 


there seemed to be in the Building Trades Parliament, 
towards Guild Socialism. We do not say this in any 
disparaging sense, and it is perhaps no bad thing that 
each trade should be to a large extent self-supporting 
апа self-administered, provided that over all sectional 
governing bodies the authority of the general body of 
the people as expressed by Parliament remains para- 
mount. Many hard things have from time to time been 
said about parliamentary government, and some of them 
have been but too well-deserved. The fact remains, 
however, that it is wrong that any one class should 
govern the whole community, whether that class be the 
feudal barons, the great land-owners, the priesthood, 
or the proletariat, and up to the present the ballot-box 
has provided the only means whereby all can have some 
share, however small, in the government of the State 
under whose administration they have to live. 

It is pointed out that the work of the proposed 
National Industrial Council will tend to relieve Parlia- 
ment of a good deal of routine work, and leave it free 
to devote more time to the effective criticism and regu- 
lation of national expenditure and international rela- 
tions. 

The all-important point in any proposal of this sort 
is: How will Labour regard the scheme? Our readers 
do not need to be told that we have consistently advo- 
cated the closest possible co-operation between the 
various sections of industry, between manufacturers 
engaged in the production of the same kind of goods, 
between employers and employed—all employed; in 
short, between all who have interests in common. It 
is possible to advocate this co-operation without uphold- 
ing the sympathetic strike, or the general lock-out, for 
we believe it to be wrong to injure those against whom 
there is no grievance, or to hold up the community, in 
order to bring one obdurate employer or set of work- 
people to reason. We believe it cannot be denied with 
either truth or conviction that the attitude both of 
employers and.of the general public is much more 
tolerant than it has ever been, and employers will be 
found to advocate co-operation throughout most indus- 
tries. Labour, at present, is inclined to be intolerant, 
and we see in this intolerance the evil fruit of the wicked 
system of cutting piece rates and attempting to limit 
earnings, against which we have so often protested. It 
is scarcely to be expected that Labour will immediately 
believe the promises of employers that they will never 
do so any more, though we feel that in this matter many 
have acknowledged their transgression, and their sin 
is ever before them. 

There is much that is good in these propositions, and 
there is no reason why Labour should not accept them, 
It will take time, and it will 
take patience, and we hope the authors are prepared 
to give both. 


n 


A New Electroscope.— Demonstrations took place at the 
Polytechnic Academy at Copenhagen recently on the occasion 
of the centenary of Hans Christian Oersted, the Danish 
philosopher and original worker in electro-magnetism, of two 
inventions by two Danish engineers, Messrs. Rahbek and 
Johnsen. The daily Press reports that by sending an electric 
current through certain substances such, for instance, as 
lithographic stone (a slaty limestone), ап adherent force in 
some respects resembling, but entirely different from electro- 
magnetism, 1s produced. The two inventors have constructed 
a small electroscope which far exceeds, it is said, all other 
tvpes in sensitiveness and ease of handling. The discovery 
of the new physical phenomenon will inspire, it is thought, 
a series of inventions both within and without wireless tech- 
nique. The first will be greater speed in wireless 5 
apparatus constructed on the new principle being capable, 
is said, of increasing. a station’s capacity to receive ie 
dispatch 20 times. The inventors are reported to have picked 
up messages from different European stations, and by speci- 
ally-constructed apparatus were able to take down the words 
at the rate of 600 per minute. For a second experiment, one 
of the inventors went to a house which was connected with 
the demonstration room by wire and played on a violin. 
This was distinetly heard by the gathering їп the demon- 
stration room. The inventor then talked into his violin and 
another violin in the audience's room repeated his words; in 
fact the violin became a loud+speaking telephone. 
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COAL RECORDS. 


By A. CLEGG, A. C. I. S. 


Ix view of the difficulties being experienced at the pre- 
sent time by the majority of electricity undertakings 
in maintaining stocks of coal or even being able to keep 
running, it may be of interest to vour readers to know 
the methods adopted by a large undertaking to keep 
the engineer and all concerned with the coal question in 
touch with the position at any moment. 

For some time past it has not been possible to make 
contracts, but the position is a little easier now, and 
the rulings of the coal contract book. fig. 1, provide 
for the details of the contract, or deliveries if a contract 
has not been made. 


The rulings are practically self-explanatory, but may 
seein elaborate to many; for instance, the columns pit 
price," ''railway rate," '' wagon hire," &c., were in- 


CONTRACT. 


In the tariff of this undertaking there is а coal 
clause which provides for variation in the charges in 
accordance with any increase or decrease in the cost of 
coal. This, of course, necessitates records being kept 
of the cost of handling coal by the steam crane, motor 
wagons, carts, &c., but I do not propose to show the 
forms adopted for these records. 

It will be seen that the daily weigh-sheet also records 


Whether the coal is put into bunkers or on stacks, and 


so an accurate record of stock can be kept. А weekly 
list is also kept of all coal put on to the stack or taken 
off, and a copy of this is sent to the station superinten- 
dent. 
. The Board of Trade, up to quite recently, has required 
particulars of stocks of coal each week and for the 
corresponding period last year to be furnished. The 
above method was found most useful in this respect, and 
at the present time the same information is sent to the 
District Coal Committee. 

From time to time samples of coal are taken from 
the trucks and tested, and a form is filled up giving the 
information detailed in fig. 3. After the engineer has 


PRICE PER TON. 


Date ot | Date | Tota: | Rate Rali- 
Period. Commen-} of | Quan- | pel- way 
cement. | Expiry.| tity. | very. Rate. 


Еа. 1.—Coat Contract BOOK. 


Truck Date Date Delivery 
Y. с. q. ‚ ©. д. . € d. T. о. чт, с. а 


T. 9. Q. 


Ба. 9.—CoíAL WEIGH-BOOK. 


troduced when the Coal (Pit’s Mouth) Order came into 
force, so that these rates could be easily checked, but 
they are also useful where coal can be water borne, as 
they give an indication as to which is the cheapest route 
from the pit. 

Let us assume a contract has been made, the document 
filed, and the coal contract book entered ир; а memoran- 
dum is sent to the weigh office stating the total amount 
of the contract and the weekly or daily amount agreed 
to be delivered. | 

Daily advices from the collieries are sent to the weigh 
office, and as the trucks are received into the siding 
and pass over the weigh-bridge, details are entered into 
the weigh book, fig. 2. "This book is in duplicate, and 
a daily sheet is made out and sent to the accounts de- 
partment, which takes up with the collieries any short- 
ages, makes out a weekly list of deliveries from each 
colliery for the station superintendent, and also enters 
up the contract book for checking against the invoice. 

In the undertaking where these forms are used, a 


Size % Thro. 


Proximate 
Date | Date 
Sampie | Test. [кс] viaje. | 


Fia. 3.—Coar Test Form. 


great deal of coal is received from local collieries by 
motor traction, carting, and by boat, and the same 
weigh-book is used to keep a record of all coals received 
in this manner, there being a separate weigh-office at 
the entrance to the works where all carts are weighed, 
and the respective weights put into the weigh-book. 
The coal received by boat is unloaded at the wharf by 
a erane which tips into railway wagons, and is hauled 
by locomotive to the weigh-bridge and conveyor in the 
game manner as that coming by rail. 


seen and initialled this form it is filed with the contract. 

The foregoing books and form give all the informa- 
tion required, as at any time can be seen the total 
amount of coal contracted for but not yet delivered, how 
each contract and prices stand, and particulars of each 
day's advices and deliveries can be got from the weigh- 
book. Stocks of coal can be readily ascertained from 
the records sent to the accounts department, shortages 
in wagons are dealt with at once, and records are kept 
of the calorific values of the different kinds of coal. 


NOTES FROM CANADA. 


(FROM OUR SPECIAL CORRESPONDENT.) 


In the Electrical News, published in Toronto, for August 15th, 
some interesting figures on the winter production of eggs 


gre quoted from & United States poultry journal. 


The following figures are given as results obtained by using 
electric lighting for an hour in the morning and until 6.30 
in the evening, on 400 breeders which were giving only about 
15 eggs per day at the time the lighting was tried :— 


December 10 ... 15 eggs December 21 ... 29 eggs. 
Т] 11 8 37 TT] 92 өзө 81 99 
is 12 sce 185 „ б 23 .. 127 „ 
i 13 18 , " 24 „ 189 „ 
1 14 ... 12 „ si 25 .. 148 ,, 
„ 15 „ 15 „ i 26 .. 195 „ 
—E e IT 4i „ 27 .. 216 „ 
" 17 м. IT “a, ^ 28 . 208 „ 
: 18 „ 15 „ „ 29 . 217 „ 
„ 19 , 30 „ „ 30... 221 „ 
5 20 .. 35 „ " 81 . 230 „ 


While the writer of these notes is in no position to criticise 
these figures, if those of the latter half of December be really 
due to the use of artificial light, there is surely something to 
be said for electric lighting, and that during а period when 
eggs are normally scarce. 

The subject of the electrification of steam railways on this 
continent takes on a somewhat different aspect from what it 
does in England on account of the enormous water powers 
available in many parts. 

It has been estimated recentlv that the electrification of all 
the railways in the United States, even if steam generating 


THE ELECTRICAL REVIEW. 


[vol. 87. No. 3,237, Остовва 8, 1920. 


:. stations were employed to supply. the power, would effect a 
_ saving of about 70 per cent. of the coal now used, the actual 

saving being about 122,500,000 tons. If, as could undoubtedly 

be done in many cases, bydro-electric power were used wher- 

ever possible, there would be а further saving for every H.P. 
' generated by hydraulic power of at least 3.0 lb. per E. b. 
Similar proportionate results would be obtained in Canada, 
and in the Provinces of Quebec and Ontario, which possess no 
coal but abundant water powers, the benefits of electrification 
would be almost incalculable were it found commercially 
feasible to carry it out on a large scale. 


It may not be generally known that both Nova Scotia 
and New Brunswick now have Hydro- electric Power Com- 
missions which are investigating the water powers of their 
respective provinces. It has been recently stated that the 
water powers of Nova Stik capable of commercial develop- 
ment aggregate some 300,000 H.P., an amount not to be despised 
even though, unlike Ontario and Quebec, Nova Scotia pos- 
sesses plenty of coal. Both of these Commissions are believed 
to be embarking on a policy of actually developing several 
water powers. 

In Toronto the. franchise of the Toronto Street Railway Co. 
expires next year, and a special Transportation Commission 
has recently been ‘formed to go into all matters affecting the 
tramways for the city, so that the lines may be taken over 
from the company when the franchise terminates; as Toronto 
now has a population of over half a million people, and covers 
a large area, the problems connected with this matter are 
neither small nor unimportant. 

In the Province of Alberta there has recently been passed 
an Engineering Profession Act, for the purposes of which 
professional engineering 18 divided as follows: Civil, electrical, 
mechanical, and mining, but provision is made for the forma- 
tion of new branches. Under this Act the Association of 
Professional Engineers of Alberta is the officially recognised 
body representing the profession. Legal status for engineers 
is being sought in other parts of the Dominion. 


The Bell Telephone Co. of Canada has recently created a 
great stir in Ontario by announcing its intention of making 


NEW ELECTRICAL DEVICES, 


an extra charge on all business telephones numbering more 
than four calls per day; most of the towns and cities and 
many associations of business men have agreed to fight the 
company on this point with a view to having the proposal 
quashed. 

There is once more a coal shortage in Ontario, particularly 
80 with regard to bituminous coal, deliveries of which from the 
United States are up to date only about 7U per cent. of those 
of the past few years up to the same date. It must be ex- 
plained here that the bituminous coal is used almost exclusively 
for power purposes, while, for heating, anthracite is mostly 
used, and the fact that there is a shortage of bituminous coal 
is aggravated by the further fact that there is also a shortage 
of hydro-electric power which will not be relieved. until tlie 
Queenston-Chippawa power development of the Hydro-clectric 
Power Commission of Ontario is ready to supply power, which 
will not be until September next year. 

The Canadian. Engineer states that serious consideration 18 
being given in Northern Ontario to the possibility of basing 
upon its wealth of water power a great industry to rank with 
mining, farming, aud pulp-timber production, viz., that of 
nitrogen fixation. 

It is not known to the writer whether any particular method 
of fixing nitrogen is being considered, but it is not likely that 
the are process will be of much use on account of the usu: illy 
high cost of developing Canadian water powers, which greatly 
exceeds that of some of the Norwegian water powers. 

Some months ago, following upon the serious conditions 
which arose last winter in South-western Ontario, due to the 
shortage of electric power on the Niagara system of the IIydro— 
electric Power Commission, this Commission announced that 
it would build a stemin plant, as an auxiliary, having an initial 
capacity of 50,000 H. p., which would be capable of extension 
to double that figure. It has Iecently been announced, how- 
ever, that the cost even of а 50,000-H.P. plant would be about 
5} million. dollars, and that, consequently, the plant is too 
expensive to build; further, such a plant could not be con- 
structed before December of next vear, and it is expected that 
power will be available, as stated above, from the C'ommis— 
sion’s Queenston-Chippawa development before that date. 


еВ AND PLANT. 


A New Double-acting Solenoid. 


СА solenoid which is double-acting and at the same time 
will attain a neutral position has been developed to operate 
"а duplex friction clutch at the works of the United Zine 
‘Smelting Corporation, Moundsville, W. Va., U. S.A. Accord- 
ing to the Electrical World, the device pulls equally well in 
either direction with a nearly uniforin pull throughout its 
travel, and a very long travel may easily be obtained. More- 
over, in moving to its neutral position it develops a pull equal 
to the forward’ ог reverse pull, and does not appreciably 
overtravel the. neutral position. The solenoid consists prin- 
cipally of a field coil inside of which moves a hollow plunger, 

around which is a specially divided winding. This plunger 
has grooves upon its surface in which the coils are wound. 


8 N 8 
A C 
Travel 
M 
N 5 N 


+ emo + = 
Neutral 
p 


TIG. 1.—A NEW DovnLE-ACTING SOLENOID. 


From the centre to the right end the winding is left-handed, 
and from the centre to the left end the winding is right- 
handed. The length of the winding in the grooves is twice 
‘the length of the field coil. The operation of the solenoid 18 
. a8 follows: Тһе field coil is entirely surrounded by an iron 
enclosing cylinder and the end pieces of the evlinder are also 
* iron. Therefore, when this coi] is excited a magnetic 
X is set up through the cylinder end pieces, and Ше sliding 


armature. The hollow armature slides upon a guide of iron 
which increases the flux. Referring to fig. J, when the 
current is sent from 4 through to В, the armature will tend 
to move to the left until the right-hand end of the armature 
is underneath the end of the field coil, because the current 
in the left end of the armature runs in one direction, while 


"that in the right end runs in the other direction, owing to 


the reversal of the winding at the point c. This causes a 
north pole at the left end of the armature and a south pole 
at the right end. These poles tend to get under opposite 
poles of the field coil, and hence move the armature in a 
left-hand direction. ‘To reverse the direction the current is 
reversed in the armature. In order to make the armature 
assume its neutral position current is massed as indicated 
in Р, This makes а north pole at в and а south pole at с, 
which move the centre of the armature directly to the centre 
of the field coil. Connection with the different parts of the 
coll is made by means of flexible wire fastened to the links 
(II) as shown in fig. 1. The principle of the action of the 
machine, for which patents have been asked, corresponds to 
that of a D.c. motor, therefore the travel is slow compared 
with the solid plunger solenoid. This is due to the counter- 
E.M.F., generated by the moving plunger, which reduces the 
current and the pull as the speed increases. By making the 
housing long enough the plunger will overtravel, and a 
counter-force produced by the reverse winding coming under 
the field coil will stop the plunger before it strikes the end 
framing. On a test of a solenoid of this type with a 3-in. 
(7.5-cm.) plunger, § in. (2.25 em.) thick, and 15 in. (37.5 em.) 
long with a consumption of 500 to 600 watts, a pull of 40 lh. 
(18 kg.) was developed with, a 6-10. (ld-cm.) stroke. 


Porcelain-insulated Heating Elements. 


With further reference to our recent notes on the above 
subject, we are informed by Messrs. BANG & Co., of 
Montague Road, Upper Edmonton, N. 18, that they have 
for some 12 months past been experimenting with a type of 
heating element that consists of a number of porcelain bridges 
in place of the usual eyeleted mica bridge. The firm his 
sent us a photograph, which, however, is unsuitable for 
reproduction, of an early element that was first put on test 
about this time last year. It consists of a number of bridges 
which are threaded through large holes on one side of а 
channel, projecting lugs pasaing through smaller holes on 
the other side of the channel. The bridges are then held in 
position by means of wires passed through holes in the 
projecting lugs. In addition to bridges having holes in them, 
the firm has also tried others with slotted holes, and, in 
fact, is still improving on its particular type of element. 
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М New А.С. Motors. N : coils, and draws the air through the perforated openings on 

Messrs. Hidos Bros., of Sand Pits, Birmingham, have One side of the machine and through the stator coils, rotor 

recently placed on the market a line of induction motors Coils, and rotor core, and exhausts on the other side of the 

fitted with both squirrel-cage and wound rotors. An illustra. machine. The motors are fitted with ball bearings, and 

tion of the wound rotor machine is shown in fig. 2. built throughout to the British Standard Specification for 

: | n Electrical Machinery. The range that is now being manu- 

7 factured is from à н.р. to 70 н.р. Each machine is provided 

with a box containing spares that may be required for the 

motor, including bearing grease, spare brushes, lubricators, 
running instructions, &c. 

The slip ring gear as illustrated in fig. 4 is of the short- 
circuiting and brush-lifting pattern. Two rings are fitted 
on а vertical hub whieh revolves with the shaft, the third 
phase being earthed. Тһе short-circuiting switch acts 
through the centre of the shaft end оп extension of the 
slip rings. The brush moving parallel with the switch, con- 
siderably simplifies the construction of this gear. Both opera- 
tions are performed by moving a lever about 120 degrees. The 
operation is very definite in action. A tapped hole suitable for 
conduit is provided in the slip-ring cover for the cables. The 
squirrel-cage rotor was illustrated in a recent issue. 


Pendant Lanteru. 
| | | Mr. В. N. Douay, of 8, Bedford Street, Halifax, has devised 
Ea | | a lantern to be fixed on any lamp holder like а shade, which 


PTUS i | | ours ra is suitable for porches, warehouses, &c.; it consists of a 12-inch 
Fic, 2.—Нівав Bros. a.o. MOTOR. black and white enamel reflector and a clear glass globe. 


. — - 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


Ex-Service Men First. 


On the day before I left England for this country I saw 
advertised in your issue of June llth, ‘‘ Wanted municipal 
electrical engineer, George Town, Penang. Apply Preece, 
Cardew & Rider, &c.’’ I applied, and sailed on June 13th. 

In the Penang Gazette, August llth, is a report of the 
Municipal Commissioners’ meetjng, where it was stated by 
the chairman that they had been advised by their English 
agents that no suitable man had applied to them. 

I applied for about 16 municipal posts before I left the old 
country, but in every case a non-service man was appointed. 

t The pity of it is that out here they have & curious preference 

| for the man who served, and I put in four years' active service. 

ЕУ [ do trust that the King's appeal to the home municipalities 
oak’, will bear good results, and j 


| do plead with consulting en- 
gineers and others to give the ex-Service man even preference. 
b The Colonies like them. H. M. Taylor. 
.Taiping, F.M.8 kg | 


September 4th, 1920. 


Ejectric Welding. 


In reply to Mr. Bevan Smith, fragments selected from any 
| article often appear to be contradictory when detached from 
| the context. | | » 

The values given in the article on electric welding аге 
practical results obtained after two years, and are quoted 
as a useful guide for general welding work. To obtain the 
| best and quickest results the voltage figure should not be 
: absolutely. inflexible, and a little latitude to the welder in 
| this respect is recommended. It is just the difference between 
i theory and practice. | | 
| The generator voltage range of 30 to 100 is quoted so as 
\ to include the practicability of railway or tramway work, 
| within the scope of a portable welding set. Such a unit was 
| referred to in order to show the limits required to cover the 
| voltage range for all welding work. | 
| Regarding metallic electrodes, welding with 20 volts means 

a very short arc, accompanied by a frequent welding-up of: 
the electrode to the job in hand, and was thus discontinued, 
and the voltage figure raised to 925, using a slightly longer 
arc. This has proved eminently satisfactory from the writer's 
point of view. The figure of 5 xw. per welder is obtained 
after taking the mean of watt-meter readings, on various 
welding plants, and cannot be deduced by a simple calcula- 
tion. | | 
A useful guide to the size of plant required is to allow 
for two out of three welders to be operated at any instant 

! (owing to frequent interruptions in the circuit). | 

T: Electrode. 
September 27th, 1990. 


— 


Fid.:4.—SHORT-CIRCUITING GEAR. 


Mr. H. Bevan Swift, in his letter in your issue of the 24th 
ult., criticising the article on electric welding which appeared 

The terminals are fitted in the feet on a specially insulated іп your issue of the previous week, lays himself open to 
terminal bar, on the same principle as in their standard cunc in a Cond авари of the self-excited reverse-com- 
direct-current motors. . A. pound-wound generator. ee 

The method of toi апа the machine is illustrated ih fig. In his statement that without separate excitation the reyótye- 
8; the centrifugal fan is larger in diameter than the stator compound-wound machine would be a failure, Mr. Swift is 


АБ8 
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either. attempting to mislead your readers or he must be 
somewhat behind the times in the matter-of this type of 
generator; perhaps it may be of interest to him to know that 
self-excited and self- regulating reverse-compound-wound gene- 
rators are on the market, and have proved entirely satisfac- 
tory, and not the failure he makes out this type of 
generator to be. 

Without entering into a technical discussion of design, I 
would like to say that the particular machine I have in mind 
is so designed as to give a no-load or striking voltage Of 60 
volts which, when the arc is struck, automatically decreases 
to the voltage required by the arc, "which for average good 
work and the average operator is from 18 to 20 volts for bare 
metallic electrodes. 

The current output is controlled by a dial switch which 
puts into circuit varying amounts of series winding. 

As stated above, this set is self-excited and self- regulating, 
and the mechanical and electrical construction is simple and 
in accordance with modern standard practice. 

The rating of the single-operator set is 60/20 volts, 200 amps., 


4 KW. J. W. Beswick. 


Rugby. October 4th, 1920. 


Proposed Sea Tunnels. 


In your issue of the 24th ult., page 405, re the above, you 
quote the Hailway Gazette as saying : * Passengers leaving 
Paris by the proposed route could reach Dakar (Senegal) in 
three days without changing trains.“ 

I personally thought so, and wrote to the Press some time 
previously, to the effect that I considered the whole of the 
Eastern. Hemisphere, where actually possible, ought to be 
joined up by railways. 

I have since heard (whether correct or not I do not know) 
that the Spanish railways employ an entirely different gauge 
to the French railways, thereby necessitating great expense, 


for through transit. D. R. Broadbent. 
October 9nd, 1920. 


Domestic Supply Pressure and Wiring. 


Following up the remarks by Mr. B. W. Gothard upon 
C.T.S. cable for house wiring, some contractors point out the 
disadvantage of C.T.S. buried in plaster, due to its liability to 
be punctured by nails and the inabilty to withdraw faulty 
cable, бг to carry out alterations. The method that I have 
devised is as follows : I run short lengths of C.J. conduit from 
switch points to floor joists, also from switch points to false 
ceilings when buried in plaster. Wiring with O.T.S. 
is simplicity itself, by making a ring main with twin 
3/.029 to lamp points, and short lengths of twin C.T.S. from 
lamp points to switch. The necessary connections are made 
with small porcelain connectors underneath the ceiling rose 
pattress of the ordinary type. For 3-light fittings a length of 
3-core C.T.S. is used from lamp point to switches. Also 
3-core is used for staircase lighting between both switch 
points with the necessary 2-way switches. E. Ellis. 


Chester, October 4th, 1920. , 


The E.P.E.A. and the E.T.U. 


Judging by the amount of correspondence you have pub- 
lished in the last three or four issues of the ELECTRICAL 
REVIEW relating to the E.P.E.A. and its attitude towards the 
present—or recent—trouble in the electrical industry, one is 
led to believe that considerable interest has been aroused 
amongst certain sections of electrical engineers, but unfor- 
tunately the writers appear in almost all cases to have missed 
the point of the action at which they are so much distressed. 

They all accuse the Executive of the E. P. E. A. of siding ” 
with the E.T.U., and as such is not strictly accurate, it seems 
fo me very necessary for someone to draw attention to this 
act. 

The E.P.E.A. has not sided with the E. T. U.; instead, the 
E. T. U. has adopted the principle of the E. P. E. A. The 
E. P. E. A. has followed the path that every right-minded person 
or body must follow if lasting success is to be attained, namely, 
the principle of settlement by mutual agreement and as, in 
this dispute, the employers refused this method of gettlement, 
the E.T.U., being willing to use it, found themselves thereby 
ranged alongside the E.P.E.A., who, up to that point, were 
little more than spectators. As, however, the E.P.E.A. 
members were about to be directly affected by the defensive 
action the E.T.U. was bound to adopt, it was reasonable that 
they should declare their decision that, as the employers 
definitely refused to be reasonable, against the advice of the 
Minister of Labour, they must not expect their staff men 
to exceed their ordinary duties and supervise (or, in other 
words, train) unskilled men who may be brought in to fill the 
places of the workers with whom their emplovers were in 
dispute, and some of whom they had unreasonably expelled. 

This is not siding with the E.T.U.—it is adhering to prin- 
ciple, but it so happens in this case that the E.T.U. is also 
guided by the same principle. On another occasion it may 
be found that the emplovers wish to be reasonable: in that 
case they will find themselves side by side with the E. P. E. A., 
a position which could not be described as the E. P. E. A. siding 
with the employers. 


Why your correspondents should consider it so dreadful 
to have the E.T.U. following the path of their own Association 
I am at a loss to understand, unless they are of that class 
which still considers it infra dig." and not respectable ” 
to take a stand under any circumstances against employers, 
but never questions the *' respectability ' of employers who 
openly break agreements, and only pay such debts as they 
can be compelled to pay, namely, all advances demanded by 
large and powerful unions, whilst men not so placed, but in 
very many cases rendering the highest services, are told 
they ought to consider themselves lucky to yet less than 
many labourers. 

I have a suspicion that at least part of the outburst is prob- 
ably due to a most unfortunate feeling for which the E.T.U. 
is, in the first place, to blame, and which many members of 
the E.P.E.A. have striven hard to remove. If, however. the 
E. T. U. would only realise that the large majority of E. P. E. A. 
men (in spite of a few odd black sheep) were their friends, 
better relations would result, and more progress be made. 


Pollux. 
October 4th, 1920. 


[To say that the E.T.U. has adopted the policy of the 
E. P. E. A. is a notable effort of imagination. The E. T. U. started 
a local strike, without exhausting conciliatory methods, for 
the purpose of compelling а man to rejoin the union against 
his will. Is that the policy of the E.T.U.? When the lock-out 
was declared, the E. T. U. accepted arbitration on tactical 
grounds, to nobble " the E.P.E.A.—and as the next move, 
attempted to bring about a strike in a wholly detached in- 
dustry, in which it hoped to secure the support of the E.P.E.A. 
—but without a thought of going to arbitration. with the 
employers. The E. P. E. A. Executive fell into the trap. It 
was a pretty piece of dust-throwing, which obscured the 
vision of the victims, and led them into the desired course 
under the delusion that they were following their own policy ! 

Our correspondent is equally naive; he says: As the em- 
ployers definitely refused. to. be reasonable, against the advice 
of the Minister of Labour, they must not expect their staff 
men to exceed their ordinary duties." This statement 18 
packed full of unconscious misconstructions of fact. It assumes 
that employer А is employer B; it assumes that opposition 
to the advice of the Minister of Labour 18 necessarily unreason- 
able; it assumes that the ordinary duties of the staff men 
are restricted to the performance of certain technical functions, 
disregarding their higher duties to the public, which they 
have accepted by entering the public service; and it goes 
on again to identify the electricity supply employers with 
the manufacturers who had '“ unreasonably " expelled the 
Workers. Pollux must be very artless to be so easily 
duped.—Ens. Еггс. Rev.] 


I think the whole trouble with the E.P.E.A. is that we 
have no brilliant speakers or writers, our best being only 
moderate. Another item is that we can never hope to get 
large and representative meetings, owing to the fact that 
either one or two shifts are on duty at the time. 

I think our Executive Council ought to make more use of 
the Press, its own Journal, and the platform; if it cannot, then 
let's pay for someone who can. 

1 see there are a few letters upholding the attitude of the 
E.P.E.A., which include one from Mr. Jones, but I am sorry 
to say that, like many other E. P. E. A. matters they are all 
far too tame. For goodness sake wake up! sh out and 
pubs bit of fire into your correspondence; there is plenty to 
изе. 

With reference to the various groups of senior engineers, 
these men are all 150805 to the E. P. E. A., and can almost be 
counted on two hands. Some are men who are holding very 
high and responsible positions, others Ї may add are not 
touched by the salarv schedule. They are far too intimate 
with the chiefs, and in odd cases Т believe that peaceful per- 
suasion 18 the cause of some of the letters being written, to 
give one the impression of a split in our ranks. In future 
correspondence I suggest that writers cut out Penistone and 
the E.T.U., as their trouble was not ours; we have a deter- 
mined policy, and—who knows?—it may be directly against 
the E.T.U. next time. 

The question is asked: Why should the general public he 

made to suffer? Well, we have to give pain to cure pain, 
and what we want is to stop strikes. Our policy is based on 
Whitleyism, which is the birth of a new Trade Unionism, a 
fact which has sunk into the hearts of many trade union 
official, who admit it is a splendid idea, especially if the find- 
ings of the National Joint Boards can be made law by Act of 
Parliament. If this is achieved, there will be no more strikes, 
and the general public will reap the benefit. This is our aim, 
but ee our г first test case has been wrongly inter- 
pretec 

If what T am told is correct, Sir Robert Horne agrees with 
us, and also admitted that we had plaved into the handa of 
the Government, and I further add from mv own knowledge 
that the action of the E.P.E.A. stopped the strike from taking 


place. 
E. P. E. Atom. 
October 2nd, 1920. 
[M A has an aching tooth, do we extract B's tooth in order 
to cure A?—Eps. ELEO. Rev.) 
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Power Factor. 


Will you permit me to reply to my critics? 

My suggestion of charging on Kk. v. A.-hours was not intended 
to be perfect. I assumed from the articles and correspondence 
that some difficulty exists in charging for low P.F. The supply 
company would not be paid for power without generating it, 
as Mr. Dorey states, for I distinctly stated that the price 
should be based on the P.F. of the system, not on the assum 
tion that in giving K.V.4. the company is giving KW. f 
course, the low P.F. customer would pay more and so be in- 
duced to pull up his socks — the high P.F. customer bene- 
fiting until the general improvement brought the P.F. up to 
his level and the price per K.v.4.-hour increased accordingly. 
If there is no difliculty in accounting for P.F. when charging, 
there is nothing more to desire. If a customer prefers low 
P.F. supply, give it to him and charge aceordingly. | 

Mr. E. F. Smith gives me a heavier task, but I still main- 
tain that a wattless current can exist. Probably the term 
is an abbreviation of the term '' wattless component of the 
resultant current." Apart from that, the term '' wattless cur- 
rent is in order when speaking of R.M.s. values, as the total 
power resulting from the current acting with the pressure, 
over the cycle, is zero. I appreciate Mr. Smith's explanation 
of the effect of the lagging or leading of the current, on the 
power, though it may be found in text-books, but he does not 
show any increase of current due to the low P.F., which is the 
point at issue. The plant as it works at lower P.F., for the 
same work done and same power current, assuming the same 
efficiency, does give rise to an extra current which can be 
shown easily on an 4.C. ammeter in the form of the effect on 
the main or resultant current. 

Ав an example, take the case of a condenser of high capacity 
and negligible resistance. To improve the argument, using 
Mr. Smith's words '' wattless component," this 1s all there is, 
and yet it is a current, and so I say a '' wattless current 
can exist as much as a '' wattless component.“ Let us add 
to our condenser circuit across the same supply, but by sepa- 
rate leads, a resistance. This causes a current to flow in phase 
with the pressure. Now bind the leads together so that the 
resistance is across the condenser with common supply. Wh 
should not the two currents still exist, in some way mixed, 
во that they can only be measured from their resultant effect? 
We measure current as one current, but that is no proof that 
only one exists. | i 

May I ask Mr. Smith how '' wattless component ” of power 
can exist, as he states? 

All honour to Mr. Dorey for striking the right note in— 


'' wattless leading component of the load is 200 k. v. A. but 


load is a doubtful word, as it usually denotes power апа K 


stands for amperes, that is current, so why say component at 


one time and current at another? I took Mr. Dorey's terms-* 


broadly, realising what he meant. How many eminent writers 
use the term magnetising current not component? In 
talking of my weird current I did not say it comes from 
nowhere, and my statement that it causes slight losses was 


not in opposition to the statement that the wattless current ^ ` 


itself takes no power, but in some way causes a losses cur- 
rent." I should much appreciate a detailed scientific explana- 
tion of how this extra loss develops. Considering the case of 
the condenser shows the idea more clearly and avoids the com- 


plication due to resistance. 


However, it remains for me to be my own critic. According 
to our accepted ideas of electrical power, a current '' watt- 
less over a cycle combines with the pressure, and does give a 
power alternation of double the frequency of supply, which in 
mean effect is zero or ''wattless." In this respect my 
criticism of Mr. Turnbull was wrong, and I regret the same, 
but the magnitude of this power is not proportional to the 
'* wattless '" current, and does not follow its alternations, but 
depends on the extent to which it coincides with the value of 
the pressure at any moment, and when the current is a maxi 
mum there is no pressure, and so for that instant there is, 
even in the cycle, а real '' wattless current." бо when this 
current ''surges back on the generator," for half a cycle it is 
of opposite sign to the pressure for 3 cycle and returns power 
and the same sign for the other 1 cycle and takes power, and 
yet is surging back all the time. Similarly when the current 
comes from the generator during the other half-cycle there ir 
power both ways. In this way I modify my criticism of Mr. 
Turnbull’s statement, and would point out that that was the 
sole purpose in view in my letter, and I was not endeavour- 
ing to explain what P.F. is, as Mr. Smith evidently thinks. 

I should much appreciate an explanation of the effect on 
the plant of this double frequency power as apart from the 
current itself, and thank Mr. Turnbull and Mr. E. Е: Smith 
for leading me to such an interesting question. I do not 
wish to be dogmatic, and insist that there are several cur- 
rents, but there are several distinct phenomena either of a 
current or pressure nature which merge. It is often more 
convenient to consider one current and several pressures. In 
conclusion, may I suggest '' quadrature '" current for watt- 


less.’ Chas. H. Harvey. 
Ponders End, 
September 19th, 1990, 


BUSINESS NOTES. 


Dissolutions of Partnership.—James E. SAYERS AND 
CALDWELL, consulting engineers and electricians, 190, West George 
Street, Glasgow.—Measrs. J. E. Sayers and J. Caldwell have 
dissolved partnership, the latter retiring. Mr. Sayers will continue 
the business in his own name, and will attend to debts, &с. Mr. 
Caldwell will carry on business on his own behalf at Parliament 
Mansions, Victoria Street, London. 

CARRACK & Cass. electrical engineers and contractors, 6, Park 
Place, Leeds.—Mr. J. W. Carrack and Mr. W. Н. Cass have dissolved 
partnership. Mr. J. W. Carrack will attend to debts and continue 
the business. 


Trade Announcements.— The А AND A ELECTRICAL Co., 
LTD., are now carrying stocks at their Manchester Branch, 
2-8, Shudehill. | 

Messrs. WARD & GOLDSTONE have just opened a branch for 
South Wales and the South and West of England at 71, Old Market 
Street, Bristol. The branch consists of stores, offices, and show- 
rooms, and good stocks are held. 


Company Liquidations.—E. Coates & Co., Птр,., 
mechanical and electrical engineers, Craven House, Kingsway, E.C. 
—At а meeting of creditors held recently at 95A, Chancery Lane, 
London, W.C., it was reported that the company had gone into 
voluntary liquidation, and had appointed Mr. G. C. Jobnson to aot 
a8 the liquidator. No statement of affairs was submitted by the 
liquidator, but in answer to a question, he said that the liabilities 
amounted to about £4,009. So far as the assets were concerned, 
they consisted almost entirely of book debts, the amount of which 
was at present unknown. The liquidator gave it as his opinion 
that the assets would not produce sufficient to discharge all the 
liabilities in full. The company was registered on December 7th, 
1918, with a nominal capital of £10,000, to acquire and take over 
an existing business. The purchase price was fixed at £9,198, 
which was satisfied by the allotment of 3,000 fully-paid shares of 
£1 each, and the balance was paid in cash. The company also 
undertook to discharge any liabilities which existed at the time. 
The business carried on appeared to be that of agents selling 
abroad. During the first 12 months the company traded at a smell 
profit, but since then heavy losses had been made through bad 
debts in Belgium and various Continental countries. The principal 
creditors were Messrs. Buckley, of Birmingham, who were 
interested for about £1,600, and who proposed a resolution іа 
favour of a nominee of the creditors being appointed as liquidator. 


The resolution was eventually carried, and a committee of 
inspection of the principal creditors was also nominated. 

ELECTRIC SUPPLY CO. OF WESTERN AUSTRALIA, LTD.— 
Meeting of creditors, October 13th, at the offices of the British 
Insulated and Helby Cables, Ltd., Lennox House, Norfolk Street, 
Strand, W.C. Liquidator, G. Saies. 


Catalogues and Lists. — THE British THOMSON- 
Hovston Co., LTD., Rugby.—Descriptive list No. 2,131, giving illus- 
trations and full details of synchronous motors and condensers, with 
curves and diagrams, 

FosrTER ENGINEERING Co., LTD., Morden Works, Wimbledon, 
S.W. 19.—A catalogue (16 pp.) of transformers, single and three- 
phase, oil and air-cooled, and transformer switch-fuse sets, &o. 
Fully illustrated and priced. = 

HART ACCUMULATOR Co., LTD. Marshgate Lane, Stratford, 
E. 15.—Leaflet illustrating and describing an unspillable accumulator 
inspection lamp. 

Messrs. J. BEARDSHAW & Son, LTD., Baltic Steel Works, 
Sheffield.—Illustrated leaflet dealing with profile steel of various 
sections. 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
Е.С. 4.—Leaflet V 2,340, giving an illustrated and priced description 
of the “ Time Saver” electric washer and wringer. 

Messrs. SIEMENS Bros. & Co., LTD., Palace Place Mansions, 
Kensington Court, W. 8.—A show-card (19$ in. х 124 in.) bearing 
& tasteful design advertising " Excel" lampe. Also an illustrated 
and priced leaflet dealing with Excel" lamps of various types. 

ATHOL ENGINEERING Co., 9, Peru Street, Higher Broughton, 
Manchester.—Sheet C 2, a leaflet giving sizes, weights, and prices of 
transparent polished sheet celluloid. 

Messrs. Donovan & Co., 47, Cornwall Street, Birmingham.— 
An illustrated and priced sheet of electrical accessories, including 
switches, fuses, motor starters, wires, and cables. Also leaflet 
dealing with Osram lamps. 

Messrs. WATSON & SONS (ELECTRO-MEkD]I CAL), LTD., Sunic 
House, Parker Street, Kingsway, W. C. 2.— Two priced and illus- 
trated bookleta—Bulletin 28 S, " Estimates for X-Ray Installa- 
tions,” giving very full details of many types; and Bulletin 29 8, 
" Diathermy Apparatus," with an introductory paper on the use 
of electricity to raise the temperature of the body in the treatment 
of disease, ; 


460 


THE ELECTRICAL. REVIEW. [Vol 87. Мо.3,357, Ocrosm 8, 1930, 


_ Messrs. F. J. SHENTON X Co., LTD., 68 and 69, Shoe Lane, E.C. 4. 
—A 6-page list giving prices of switches, distribution boards, 
lampholders, adaptors, cut-outs, cables, &c. | 

MESSRS. А. WILD & Co., 51, Great Dover Street, В.Е. 1.—Prioe 
list. of tanned leather, raw hide, balata, cotton and hair belting and 
hydraulic leathers and pump cups. 
^ Messrs. HYDE & THOMSON, LTD., White Buildings, Fitzalan 
Square, Sheffield.—Stock List, October, 1920, giving details of 
" Rhodes motors, for which the firm are sole agents. Delivery 
dates are stated in every case. 

THE CAMBRIDGE AND PAUL INSTRUMENT Co., LTD., 45, Gros- 
venor Place, S. W. 1.—List No. 191 (16 рр). А well-illustrated 
description of “ Cambridge” potentiometers and accessories, 
including standard shunts and thermo-indicator test box. Also the 
official list of instruments exhibited at the Engineering Exhibition, 
Olympia, which is an illustrated summary of the most important 
industrial instruments manufactured by the company. 

MESSRS. DRAKE & GORHAM (WHOLESALE), LTD., 67, Long Acre, 
W. O. 2.— Pamphlet No. 289 (5 pp.), describing and illustrating the 
„Apex switch; priced. Pamphlet No. 297 (10 pp.). an illustrated and 
priced catalogue of tungsten lamps, reflectors, lanterns and fittings ; 
and Pamphlet No. 298, Electric Fires (24 pp.), dealing with 
many types of fires, cookers, and other domeetio electrical 
apparat us; a separate price-list is issued with this pamphlet. 


Trade Conditions in South Africa. — The general 
managers of the Standard Bank of South Africa supply the 
following information regarding trade conditions throughout the 
Union :—Exoept in Rhodesia, where trade continues good, business 
generally is sluggish. Wholesale merchante report that trade is 
quiet. Owing to the irregularity of shipments, orders placed 18 


months ago are only just coming forward with recent indents, - 


thus adding to the difficulties of importers. The retail trade 
generally, except at Durban, has had a set-back. Owing to the 
difficulties of realising produce, the purchasing power in the 
country districts is restricted. There is a shortage of labour in 
the coal mining and sugar industries, Business in the iron and 
steel trades is quiet, difficulty being experienced in obtaining 
delivery of certain material, particularly plates. The prices for 
galvanised iron are below the coat of importing. Hardware supplies 
are not arriving. Electrical goods of all kinds are in stock, but 
businesa is very quiet. Business in motor cars is dull, some 
markets appearing to be overstocked.  Owing to the excellent 
' crop prospects, there is hope of improved general business condi- 
tions by the end of the year.— Reuter's Trade Service (Cape Town). 


Е.Р.Е.А. Schedule.—MIDLAND UNDERTAKINGS.-—Pend- 
ing the formation of District Joint Boards for No. 5 and No. 7 
Area, informal meetings between representatives of the under- 
takings and representatives of the Е.Р.Е.А, are being arranged to 
deal with the schedule of salaries for the technical staff. In No.7 
Area a meeting was held on Thursday, October 7th, at the Guild- 
hall, Nottingham. 

The dispute between Worcester Corporation and the E.P.E.A. 
has been settled by the Corporation agreeing to adopt the schedule 
of salaries, subject to the decision of District Joint Board upon 
outstanding matters. 

А meeting of representatives of electricity undertakings in 
Lancashire, Cheshire, &c., held last week, refused to adopt the 
proposed new scale of salaries for technical members of the staffs 
1 5 the National Joint Board, and decided to frame a scale of 

eir own. 


The French Telephone Industry. The shareholders in 
the Société Industrielle des Téléphones have sanotioned an increase 
in the share capital from 18,000,000 to 36,000,000 fr. It was 
explained at the recent meeting that additional capital was 
required owing to the great augmentation in the cost of all materials, 
the desire to develop manufacturing, апа the necessity for erecting 
new workshops provided with modern equipment. 


Lamp-Makers' Wages.—The Daily Herald, on October 
5th, published the following: —“ A new demand for women workers 
in the electric lamp-making industry, which will also apply to 
women employed'in the manufacture of electric accumulators, haa 
been formulated by the National Federation of General Workera, 
and the National Federation of Women Workers. The demand is 
for а minimum weekly wage of 50a. for 18 years and over, 388. for 
those under 18, a percentage increase for pieceworkers, and a 
week's annual holiday with pay. Separate application is to be 
made to the Electric Lamp Manufacturers’ Association, and 
the British Electrical and Allied Manufacturers’ Association 
forthwith.” 


Dutch Capital Augmentation.—The share capital of the 
Hengelosche Electrische en Mechanische Apparaten Fabriek 
(Heemay), of Hengels, which now amounts to 5,000,000 florins, is 
being increased by the issue of new shares for 2,250,000 fl. at the 
price of 106 per cent. It isexplained that the additional capital is 
required, owing to the full influx of new orders during the past 
half-year and the extension of the works and warehouses. At the 
same time the articles of association are being modified во as to 
raise the nominal share capital to 10,000,000 fl. 


For Sale.—The Crown Agents for the Colonies invite 
offers for six 5-KW. and six 10-Kw. single-phase oil-insulated trana- 
formers. By order of Messrs. Pritchett & Gold and Electrical 
Power Storage Co., Ltd., owing tothe premises having been disposed 
of, Messrs. Bradshaw, Brown & Co., will sell by auction on 
October 19th the surplus plant and machinery at Greville Works, 


a Surrey. For particulars, see our advertisement pages 
у. 


Inqulrles.— Makers of the Sovereign” dry cell are 
asked for; also British agents for Condensite." 


Book Notices.—Starting this week, the Technical Review 
will in future appear weekly, instead of fortnighly ; 500 additional 
sources of information have been added to its list during the past 
eight months, the staff of abstractors has been enormously 
increased, and the greater quantity of matters calls for additional 
space. The price per isaue will not be changed. 

Conquest for October—completing the first volume—contains 
articles on the working of a London telephone exchange, by M. 
Egan ; a device for artificial respiration used by the London Fire 
Brigade with success ; and the gas turbine, by J. D. Troup. 

" Welfare Work.” Vol. I, No. 9 (16 pp.).—The September 


‘number of the Journal of the Welfare Workers’ Institute contains 


an article on welfare workers’ training and notes on welfare work 
among the Scottish fisher folk. 

The Ziluminating Engineer for July, just received, announces an 
increase in price from 18. 3d. to 1s. 6d. per оору. 

“The Bennis Steam Tables" (12 pp), Ed. Bennis & Oo., Ltd., 
98, Victoria Street, S.W. 1. Price 1s. 6d.—Containing general 
information and а set of seven tabler, including factors of equiva- 
lent evaporation, according to gauge pressure, initial temperature 
of water, and superheat and total heat and temperature of saturated 
ateam at given gauge pressures. 


Engineering Supplies for Australia.—The Department 
of Overseas Trade has received a communication from the Manu- 
facturing Engineers’ Association of Australia, Melbourne, to the 
effect that they are interested in particulars of machine tools, 
drills, cutting wheels, and milling cutters, and all manufacturing 
engineers’ stores and supplies. They would value copies of United 
Kingdom manufacturers’ catalogues, together with prices of 
machinery required in the equipment of their factories. Sucu 
catalogues, which should be forwarded direct to the Association, 
would be included amongst the books in the library of the 
Association, where they would be available for reference by 
members. | 


Cookery and Food Exhibition, — The twenty-fifth 
universal Cookery and Food Exhibition was held at the Royal 
Horticultural Hall, Westminster, ftom September 27th to 
October lst. In spite of the big advances recently made in eleo- 
trical cooking apparatue, the actual food exhibits were cooked 
chiefly by gas and oil. There were only two exhibitors of elec- 
trical manufactures—CARRON COMPANY and the EDISON SWAN 
ELECTRIC Со. Demonstrations were carried out by the former 
companyon a small combination cooker with two side and one top 
elements, making a total load of about 1,250 watts. These 
elements were of a standard type easily replaceable, and another 
feature was the accessibility of the wiring. On its main stand the 
company had a large 22-Kw. double-oven roasting and baking 
range with three-heat controls for all elements, and a fuse and 
pilot lamp to each circuit. Another smaller cooker also appeared 
on this stand. АП the exhibits were very attractive in appearance, 
being highly finished. : The Edison Swan Oo. exhibited a 
collection of small devices—electric rings, kettles, stoneware 
utensils, toasters, &с. The main features were a three-gallon urn, 
and an electric fish fryer consisting of a stand containing a 5˙2-K w. 
element in two parts, grid, drip pan and frying basket. The 
control board was fitted with two rotary switches giving seven 
separate degrees of heat. The ARTOFEX ENGINEERING WORKS, 
LTD., had a variety of kneading, mixing, slicing, and refining 
machines belt driven by a 3-H.P. motor, as well as a motor-driven 
coffee mill direct coupled. s 


Department of Overseas Trade.—The Board of Trade 
announce that Mr. G. T. Milne, O. B. E., has been appointed Н.М. 
Trade Commissioner in London, stationed at the Department of Over- 
seas Trade, 35, Old Queen Street, S. W. 1. Mr. Milne recently vacated 
the post of Commercial Secretary for Cuba in order to take up the 
appointment in the Trade Commissioner Service at Headquarters. 
Mr. Milne held the post of Trade Commissioner in Australia}from 
1913 to July, 1918, when he was transferred to Montreal as H.M. 
Senior Trade Commissioner in Canada. 


Recorder Contracts.— THE Lea RECORDER Co., LTD., of 
Manchester, have recently executed contracte for their recorders for 
the purpose of measuring steam consumption or condensate for 
steam turbines at the following electricity works :— Paisley, 
Wrexham, St. Helens, Great Yarmouth, Whitby and Seville, also 
Cairo wireless station. Repeat orders have been received from the 
London Electric Railways and from the following electricity 
works :—Lancashire Electric Power Co. (Radcliffe), Accrington, 
West Ham, Shanghai, Durban, Kilmarnock, Sheffield, Liverpool, 
Lincoln, Dundee, Bolton, St. Marylebone, Halifax, and Melbourne. 


German Export Duties Reduced.—The export duties 
have been reduced on numerous articles, including electric lamps 
of all kinds, insulating material, carriages, steam engines, sewing, 
embroidery and seed machines, steam and gas turbines, bookbinding 
machinery, blowing machinery, fire engines, and a large number of 
chemical productas.— Zteuter's Trade Serrice (Berlin). 


Trade with Canada.— The British Government Trade 
Commissioner, Mr. Frederick Field, is leaving Toronto оп 
October 8th on an official visit to the United Kingdom to confer 
with the Department of Overseas Trade in London and with 
Chambers of Commerce, manufacturers and merchants throughout 
Britain.— Renter, І 
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The Birmingham Fair, 1921.— We are informed that 


space is letting rapidly for the Birmingham Section of the 


British. Industries Fair, which takes place early next year. 
As our readers wil remember, it was at the Birmingham 
Section this year that electrical and engineering exhibitors dis- 
played their goods, and that will be the experience in 1921 
also, because the arrangements are to be practically the same. 
We understand that the greater readiness of manufacturers 
to take space, as compared with a year ago, is due to the 
fact that they have now greatly increased their production 
of goods, and have worked otf many of their standing con- 
tracts, and will be eagerly on the look-out for new business. 
There is no question about the value of these Fairs (London, 
Birmingham, and Glasgow) as occasions when manufacturers 
can meet buyers from other parts of the world. 

The Birmingham Section is again being organised by a 
Joint Council of the Birmingham Corporation and the Cham- 
ber of Commerce, and it will again be held at Castle Brom- 
wich. Mr. Charles Stanley will once more be the general 
manager. The exhibits will comprise brassfoundry of all kinds; 
tools; hollow ware; cooking and heating stoves; mechanical 
rubber goods; tubes and fittings; ferrous metals and alloys; 
general hardware; belting; cycles and motor-cycles; accessories 
for cycles, motor-cycles, cars, and aeroplanes; paints, colours, 
varnishes, &c.; ropes (wire and fibre), &c. Full information 
as to space available, &c., can be obtained on application 
to the General Manager, British Industries Fair (Birming- 
ham), 1921, Chamber of Commerce Building, 95, New Street, 
Birmingham. 

The Copper Trade in Japan.—The copper trade in Japan 
is at present at a standstill, principally owing to the absence 
of demand, both at home and abroad, following the recent 
slump. Very little export is reported in spite of the fact that 
quotations here are lower than those prevailing in foreign 
countries. The question of exchange is also working against 
Japan. There has been no noticeable change in production 
for the past two or three years, whereas some 30,000 tons 
have been imported into this country. The present stocks 
on hand are said to amount to 25,000 tons. In ordinary cir- 
cumstances it is а general rule that the demand for copper 
exceeds the supply, the consequence being that some difficulty 


is experienced when purchasing, except three months forward . 


or longer. The Japan Copper Sale Association has decided 


to export about 10,000 tons to Europe and another 10,000 tons 


to Asiatic countries with & view to reducing the heavy stocks 
which are keeping down the tone of the market. Теп per 
cent. of the 10,000 tons for Europe will be consigned to 
London. All the above exports will be made in a semi- 
refined condition, and shipped to consumers direct. The 
price agreed upon is put at from 45 yen to 44 yen per picul. 
À large demand is anticipated from America in consideration 
of the cheaper price now ruling in Japan. Further orders 
to the extent of 19,000 to 13,000 tons are also shortly expected 
from China. The Association is anxious to get rid of the 
heavy stocks now glutting the market as fast as possible, 
and with this end in view, it is prepared to entertain offers 
for export even at a loss.—Reuter’s Trade Service (Tokyo). 


Tasmanian Hydro-Electric Loan.—In his budget speech 
in the Tasmanian Parliament, the Treasurer said it would be 
necessary to approach the London market shortly for a loan 
mainly for hydro-electric and other public works, while the people 
of the State would be expected to lend the funds necessary to 
meet the State’s other requirements. 


New French Company. — La Société Electrique Koda 
is the name of а new company which has lately been formed in 
Paris (218, Faubourg St. Honoré), with a capital of one million 
franos. 

Co-operative Electrical Repairing.—À company in 
which all the workmen are shareholders and ex-service men, has 


been formed at Sunderland for the repair of electrical machinery. 
A branch is also being established at Newcastle-on-Tyne. 


Argentine Customers.—The names of the following 
firms in Buenos Ayres are given in a German newspaper as buyers 
of motors, measuring instruments, electro-medical apparatus and 


installation materials :—Misch, Pensa y Notario, Calle Bolivar 385; 


Juan B. Scapusio, Calle Carlos Pellegrini 898 ; Pratt y Cia, Calle 
Sarmiento 636; F. Walter y Cia, Calle Venezuela 400; Heinlein y 
Cia, Calle Avensida de Mayo, 1402 ; P. Luis Alberto Meinoke, Calle 
Almirante Brown 1434 ; and Magnocavallo y Bono, Calle Corrientes 
1731, all of Buenos Ayres. 


Electricity Supply Commercial Association.—A mess 
meeting is to be held at Caxton Hall, Westminster, on October 18th, 
when the general secretary, Mr. G. R. Smith, will address the 
audience. Tickets can be obtained from the Hon. Sec, London 
Division, Mr. J. C. Adams, Longmore, Horsham Road, Esher. As 
the Association is represented on the National Joint Board for the 
Electricity Supply Industry, it is obviously the body to which 
those engaged in commercial and clerical occupations in that 
industry should attach themselves. 


Belginm.—A new company, the Etablissements de Man, 
has just been established in Antwerp for the manufacture, repair, 
erection and trade in all kinds of electrical apparatus, more especially 
those employed in medicine, telephony and wireless telegraphy, 
Ite capital is 1,000,000 їз, 7 


Small Searchlights.—Having acquired the drawings, 
patterns, and stock of the late firm of Mesara.. Arthur Lyon and 
Wrench, of Westminster and Willesden, THE LONDON ELECTRIC. 
FIRM, of Croydon, is in а better position for supplying searchlights 
of this class. These have been largely supplied for Naval use, for 
daylight signalling, and for landing lights for aerial navigation ; 
also for mercantile marine work, for motor boats, small steamers, 
pleasure yachts and cruisers. Foreign, as well as Home, Govern- 
n Departments have made use of these handily designed 
outfits, 


Inter-Trade Union Dispute,.—An agreement has been 
reached at a conference in London with regard to the South Wales 
dispute as to membership of the Iron and Steel Trades Confedera- 
tion and the Electrical Trades Union in that area; The matter 
arose over the case of a man at the Port Talbot steel works, 
employed as an eleotrician's assistant. It has been agreed that the 
man ooncerned shall transfer his membership to the Iron and Steel 
Trades Confederation. As to the general position of the member- 
ship of the two Unions in other parta of the country, it was decided 
that a national conference should be held to arrive at а working 
arrangement, — Manchester Guardian. 


New Uses for Rubber.— In connection with the intention 
of the Rubber Growers’ Association (Inc.) to award £5,000 in 
prizes for ideas and suggestions for extending the present uses or 
for encouraging new uses for rubber, it should be stated that the 
closing date is December 31st next. Conditions governing the oom- 
petition may be obtained from the Rubber Growers’ Association 
(Inc.), 38, Eastoheap, London, Е.С. 8. - | | 


The Cost of Living and Industrial Unrest.—At the 
National Conference on the High Cost of Living . . . . the 
proceedings, apart from the suggestive speech delivered by Mr. 
W. W. Paine, of Lloyd's Bank, were disappointing. Mr. Paine 
apparently preferred to face the labour problem boldly. | He 
pointed out that improvement in the condition of the working 
classes could only come about from inereased wealth to be pro- 
duced by greater efficiency and steady work. Goods and services 
alone formed the fund on which cheques could be drawn. To his 
certain knowledge, he added, sectional strife was at present 
involving this country-in huge losses of contracts and orders, 
which, if they had come here, would have helped to increase the 
fund of real wealth. If this sort of thing continued, a few more 
years of strife would leave little to quarrel about. Few will, there- 
fore, dispute Mr. Paine's declaration that we have got to arrive, їп 
the future, at some equitable plan for the division of the product 
of industry between the factors which produced it—brains, labour, 
and capital. In order to arrive at the principle of such a plan, 
which, of course, would vary in its application to different 
industries, Mr. Paine suggested the appointment of a Royal Com- 
mission of Inquiry. Such an inquiry would be wholly beneficial, 
even if it only succeeded in discrediting the various wild theories 
which are current as accepted truths in too many quarters. The 
inquiry would have to be held in public, for it would outstrip in 
importance and value any inquiry of the kind in recent years. 
The suggestion merits the serious consideratioa of the Government. 
—The Times. 


Outing.— In celebration of recent developments in their 
activities, the directors of Messrs. Palmer, Riley & Co., electrical 
dealers, of Accrington, recently organised for their employés a 
motor trip to Blackpool and Fleetwood. High tea was served at 
Norbreck Hydro, where the guests were weloomed by Mr. W. 
Palmer (mawaging director); Mr. T. B. Hoyle (sales manager) and 
others also spoke. 


Unemployment.— Zhe Times correspondent reports that 
on Saturday last, Messrs. Steel, Peech & Tozer, Ltd., of Sheffield, 
gave seven days’ notice to 1,000 of their workmen, owing to short- 
neas of orders, According to the same paper, Messrs. Ruston and 
Hornsby's motor manufacturing works at Lincoln gave notice to 
400 employés not to resume work until October 12th. At 
Coventry there are a good many men of the motor and general 
engineering trades out of work. In the Black Country hundreds of 
operatives were discharged last Saturday, owing to an almost to 
lack of orders, the effect of foreign competition. i 


Pity the Poor Editor.—Getting out a newspaper ог 
monthly publication is no picnic, says an American journal. If we 
print jokes, folks say we are silly—if we don’t they say we are too 
serious, If we publish original matter they say we lack variety 
—if we publish things from other papers, they say we are too lazy 
to write. If we don't go to church we are heathens—if we go we 
are hypocrites. If we stay in the office we ought to be out 
rustling for newa—if we rustle for news we аге not attending to 
business at the office. If we wear old clothes we are sloveng—if 
we wear new clothes they are not paid for. What in thunderation 
is a poor editor to do anyhow? Like as not someone will say we 
swiped this from an exchange. So we did! Financial Times. 


American Foreign Trade. Mr. Jas. Farrell, president 
of the U.S. Steel Corporation, urges an expansion of American 
foreign trade as one real remedy for the business depression which 
still hovers over the country. In this way she will dispose of her 
excess production. He appears to recognise, however, that the 
US. traders will require Government assistance if they are to 
overcome the handicap imposed by the fact that other nations are 
older in the field, and are better placed in regard to cables, coaling 
atations, banking facilities, harbour privileges, &c, . : 


„f; ö. .O— ʒwò60 ...... > CU RON C >р == == PO e e e ü—v—ͤ—ͤ—̃ => >= ы 


462 


THE ELECTRICAL 


REVIEW. 


[Vol 87. No. 2,297, OCTOBER 8, 1930. 


. Wages of Steel Workers. Under the sliding scale 
adopted by the Board of Conciliation and Arbitration for the 
manufactured iron and steel trade of the North of England, it is 
announced that there will be another advance of 15 per cent., 
bringing wages up to 230 per cent. above the standard. In the 
past six months the men have received 65 per cent. advance.— 
Daily Telegraph. 


LIGHTING AND POWER NOTES. 


Barnstaple.—Loan.—The Town Council has applied for 
a loan of £4,145 for the purchase of a 500-K W. set. 


Birkenhead.—SuPPLv SHortace.—The consulting elec- 
trical engineer to the Birkenhead Corporation suggested that 
the Council should communicate with the Electricity Commis- 
sioners and point out that neither Liverpool, Birkenhead, nor 
Wallasey could offer an electrical supply at the moment, and so 
far as the Council was able to gather, there was no prospect of 
obtaining а supply from the Mersey Power Co. within 18 months 
to two years, and ask the Commissioners, under the circum- 
stances. whether they could suggest any other source of supply. The 
Electricity Committee recommended that in the event of the Com- 
missioners being unable to suggest where the Council could obtain 
an immediate supply, the Council should ask for a further extension 
of time for the carrying out of the compulsory works. 


Bolton, — ExTENsIONS APPROVED. — The Electricity 
Commissioners have given their oonsent to the installation at the 
Back-o'th'-Bank generating station of one 6,000-Kw. turbo- 
alternator, and two 12,000-Kw. turbo-alternators and necessary 
auxiliary plant, and to the construction of the necessary buildings 
for the plant. 


Bristol,.—LoAN.—The City Council is applying for 
sanction to borrow £46,110. £36,000 is the estimated coat of pro- 
viding house services for the next three years, and £10,160 is 


ie laa for additional coal-handling plant at the Feeder Road 
works. 


Caerphilly. The Urban District Council has applied to 
the Electricity Commissioners for a special order to authorise the 


Council to provide and distribute electrical energy within the 
urban district. 


Cannock.— House  LiaHTING.— Tne Urban District 
Council has arranged with the Wolverhampton Town Council, 
under a guarantee of £130 per annum for three years, for a supply 
of electricity for lighting the new houses at Bushbury, 


Chile.—W ATER-PowkR.—Don Eliodoro Yánez, President 
of the Sociedad de Fomento Fabril (Industrial Development 
Society), has addressed а letter to the Ministro de Industria, advo- 
cating & Governmental inquiry into the water resources of the 
oountry. Chile, he says, & well-watered land, is destined for a 
great industrial future, by reason of its numerous waterfalls 
capable of being utilised for generating electricity. The one thing 
needful is that а Government department take in hand the work of 
compiling exhaustive hydrographic stat istios of each river, 
especially in the central provinces, which may be placed at the 
service of all and sundry desirous of initiating new industries in 
the country. Chile’s wealth in water power is known abroad, he 
says ; but such statistics aa have been made by foreign firms and 
companies are withheld from the general public. . For this reason 
he asks that a sum not less than 80,000 pesos be placed on next 
year’s estimates, so that the water department of the Public Works 
may make the needed hydrographic survey of the principal rivera 
and their feedera in the central zone of the national territory. 


Continental — FRANCE. — A conference of 70 communes 
of the department of the Allier has nominated a Commission to 
devise means for establishing an electric distribution service to 
supply electricity for agricultural purposes and household uses. A 
lengthened period of drought has had the effect of partly 
paralysing the electric supply furnished by the Forces Motrices du 
Vercors to 104 communes in the departments of the Dróme, the 
Івсге, the Ardèche, and the Loire, owing to shortage of the water 
flowing in the River Bourne, which is used for generating 
purposes, The company has had, in consequence, to suspend its 
supply to industrial consumers one day in two. 

A huge scheme for the utilisation of the motive power of the 
Rhine, in connection with a series of electric generating stations 
in parallel, has been devised by a number of Chambres de 
Commerce and the Société Industrielle de l'Est, and the 
Conseils Généraux of the Departments interested will be shortly 
called together to deliberate on its execution. The scheme 
contemplates the building of а dam at Kembs, near Huningue, 
where the mean flow of the river equals 700 to 800 cubic metres per 
second, yielding some 100,000 H.P. at high water and 50,000 H.P. at 
low water. Below this dam seven similar ones are projected, the 
volume of water growing as Strasburg is reached, where it rises 
to about 1,000 cubic metres, the height of each fall being 13 metres. 
The total power thus available reaches 1,000,000 H.P. at high 
water and 500,000 at low water. To build these seven dams and 
their respective stations the 12 Chambres de Commerce of the 
rerion of l'Est propose to form a trust, to be constituted under the 
style of the Compagnie Nationale du Rhin, on lines similar to those 
adopted for the Compagnie Nationale du Rhone, Appeal will be 


made, first, for the co-operation of the Chambers of Commerce of 
Alsace and Lorraine, and especially of that of Strasburg ; then to 
the départements, through their conseils genéraur, and, lastly, to 
the big towns of the region, all interested in the realisation of the 
scheme. The estimate of the outlay involved for these works 
totals a milliard of francs. 

SwEDEN.—The Swedish Government Operation of Water-power 
Sites reports a gross income for 1919 amounting to 13,897,649 
crowns, and expenditures of 7,622,750 crowns. Nearly all the 
water-power plants now in operation show a profit to the Govern- 
ment, and most of the expenditures are on account of additiors 
and new construction work on power sites that have not yet been 
completed.— Commerce Reports. 


Deal.—Burk SuPPLY.—The Ministry of Transport has 
informed Deal Town Council thaś unless it is satisfied that the 
Electricity Co. has arranged to take electricity in bulk from some 
neighbouring source, no further extension for carrying out the 
order will be considered. 


Dublin, — ELECTRIC Соокіхо. — The city electrical 
engineer (Mr. Kettle), under the authority of the Electricity 
Committee, has been giving experimental cooking demonstrations 
in the houses of consumers, The amount to be expended under 
this head is limited to £100. 


Dundalk.— VEAR'S WorkKING.—It was reported at the 
Council meeting that the accounts of the Electricity Committee for 
the financial year ended in March last showed a net profit, after 
meeting charges of interest and sinking fund, of £602. The 
negotiations with the Great Northern Railway Co. (Ireland) as to 
supply of electricity to workshops, &c., resulted in acceptance of the 
company’s offer of 1'9d. per unit, 


Duudee,.— New PLaANT.—The Electricity Commissioners 
have sanctioned the installation of an additional 10,000-Kw. turbo- 
alternator at the Corporation's generating station at Carolina Port. 
Work of & preliminary nature will be put in hand immediately. 


East Ham,—Linxinc Up.—The Electricity Committee 
recommends that the sanction of the Electricity Commissioners be 
obtained to the borrowing of £19,712, which is the Council's share 
of the cost of linking up with West Ham, Ilford, and Barking. 
The plant to be purchased consists of one 1,500-KW. converter 
with the necessary high and low-tension switchgear. 


French Indo-China.— WATER PowER. —It is stated that 
considerable water power is available in the French colony of 
Indo-China. Among the falls which can be easily harnessed is 
that of Khóne, on the River Mekong, and the Sambor on the same 
river ; the falls of Goga, Lieu Khan and Trian on the Donai River, 
and the falls of Chobo on the Noire River. At the last- 
named falls a station is contemplated of 50,000 H.P. capacity, 
which, after supplying 5,000 H.P. to a zinc works, will provide 
power for irrigation in the lower reaches'of the Rouge River, the 
surplus being distributed to local industrial consumers. 


Frodingham. — TERMS оғ PurRcHAsE.—The Urban 
District Council has inquired from the Frodingham Iron and Steel 
Co., Ltd., upon what terms it would be prepared to sell the 
electricity distributing plant in connection with the Brumby and 
Frodingham scheme. 


Guildford. —PURCHASE oF UNDERTAKING.—The Town 
Council has applied for a loan of £80,000 for the purchase of the 
undertaking of the Electric Supply Co., and extensions, estimated at 
£20,000, after the da*e of purchase. 


Halifax.—LoAN  SANCTIONED.—The Corporation ha 
received intimation from the Electricity Commission that that 
authority has agreed to sanction the borrowing of the provisional 
sum of £119,769, in respect of the Corporation's application for 
power to borrow £170,000 for purposes of the local electricity 
undertaking. 


Ilford. — House Services.—The Urban District Council 
is to supply electricity to the new houses on Townswood Hill by 
means of an overhead main, and to meet the development of the 
Cranbrook Road district а new feeder and house services are to be 
provided at a cost of £10,000. 


Leyton.—Loan  SaNcTIONED. — The Urban District 
Council has received sanction to a loan of £5,000 for mains, and 
£2,000 for services. The sum applied for for mains extensions waa 
£10,000. 


Liverpool.—Loa4N SaNcTIONED.—The Corporation has 
received sanction from the Electricity Commissioners to borrow 
£32,500 on account, for the extension of electrical mains in 
connection with the city housing schemes, The amount asked for 
was £105,000. 


London.—Barkina.—An application has been made to 
the Commissioners by the County of London Co. for sanction to the 
erection of a large power station in the Barking district. The 
Conference of London Electricity Authorities has been in commu- 
nication with the London County Council and also with the other 
London companies with regard to this matter, and it has now been 
decided jointly to oppose the application on technical grounds, 
and counsel have been instructed to oppose on behalf of the 
Conference, &c., at the public inquiry whioh is to be held 
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Manchester.—BuLk Suprity.—The Electricity Com- 
mittee has provisionally arranged to meet the demands of the 
Lancashire Electric Power Co. to the extent of about 20,000 Kw. 
from the power station now in course of erection at Barton. It is 

© expected that the demand will be met by the winter of 1922-23.— 
Daily Dispatch. 

Morecambe,—ELectricrry CHARGES.—A proposal by 
the Electric Light Committee to charge for electricity for 
lighting and power at a flat rate of 8d. per unit, was defeated at а 
Council meeting by an amendment put forward by the vice-chair- 
man of the Committee, 


Newhaven. — ELECTRICITY  SuPPLY.— The Brighton 
Town Council has informed the Urban District Council that it is 
unable to give the town a supply of electricity. 


Newport.— ExtTsnsions.—The Commissioners have now 
advisedithe Corporation that they are prepared to sanction the first 
portion of the scheme (£139,550). It is anticipated that the rest 
of the scheme will be sanctioned as soon as the detailed inform- 
ation for which the Commissioners have asked has been submitted. 
The question of the generator has not yet been settled, but it is 
more than likely that this order will be placed on the Continent. 
The consideration of the condensing plant tenders has been deferred 
for the present. Messrs. Escher, Wyns tender, in line with all 
Continental tenders, was very much lower than any British tender, 
and their steam consumption guarantees under full penalty the 
lowest. They are also prepared to the contract without the 
inclusion of any wages variation clause, and the rate of exchange 
is not to be taken into consideration ; that is to say, it is to be a 
cash sterling contract ; or, if the Corporation prefers it, on the 
basis of Swiss francs. 


New Ross (Co. Wexford),—PusL:c LiamriNG.— Тһе 
Urban Council has accepted the Gas Co.'s tender of £8 15s. for 
lamps for public eleotric lighting. 


Peterborough.—Loan.—The City Council has decided 
to apply to the Electricity Commissioners for sanction to borrow 
£32,777 for the purchase of & 3,000-Kw. turbo-alternator from the 
English Electric Co., Ltd. 

Portsmouth.— YEAR’s WORK INd.— The accounts of the 
electricity department, for the year ended March 31st last, show а 
total income of £91,685, as compared with £60,103 for 1918-19. 
Total expenditure amounted to £68,623, against £52,951, leaving 
а gross balance of £23,062 (£7,152). The payment of capital 
charges left a net profit of £3,375, as against £9,128 in the 
previous year. 

South Africa.—S1MoNs Town.—A public meeting of 
voters has authorised the Town Council to take steps to raise a 
loan of £10,000 to cover the cost of an electric light scheme. Mr. 
D. J. Hamlin, the town electrical engineer of Steelenbosch, is 
acting as consulting engineer, and arrangements have been made 
to obtain a supply in bulk from the Admiralty. It is proposed to 
charge tbe consumers between 8d. and 1s. per unit. 


Southampton.— YEAR’s WorkING.—The total revenue 
of the electricity undertaking, for the year ended March 31st last, 
was £111,992, as compared with £86,627 for the previous period. 
Working expenses totalled £86,714 (£63,258), leaving a gross 
profit of £25,278 (£23,369). The payment of interest and loan 
redemption charges left a net credit balance of £4,709, as compared 
with last year’s figure of 46,029. The number of units sold rose 
from 9,424,829 to 10,570,248. 


Stoke-on-Trent.— Loan SANCTIONED.— The Electricity 
Commissioners have sanctioned the borrowing of £10,000 for the 
provision of transformers, &o. The plant to be installed at the 
oentral power house is ready for erection, but the building 
extensions are not yet finished. 


Twickenham.—ELeEctRiciry DISTRTIOr.—At a recent 
meeting of the Town Council, formal notice was read of the pro- 
visional determination of the London and Home Counties Elec- 
tricity District by the Electricity Commissioners, which area 
includes Twickenham, and a communication from the Hammer- 
smith town clerk explained that a conference of local authorities 
in London and Greater London owning electricity undertakings 
had been held. If the authorities not owning undertakings so 
desired, a conference of such authorities would be convened, with 
a view to their working in co-operation with the conference of 
authorities owning undertakings. The Council is to co-operate in 
the matter referred to. l : 

PROPOSED PRICE INCREASE.—Oolonel Т. E. Ekin held an inquiry 
recently into the proposal of the Twickenham and Teddington 
Electric Light Co. to inorease its charges to 1s. 2d. per unit. The 
original charye was somewhat below 7d. ; the price has now risen to 
10d, Although the company asked for 1s. 2d., and had given notice 
to consumers, it only proposed to charge ls., and if the order was 
granted it would hold for 5 years. 


Wimbledon.—PRoPosED ExTENSION.—The Town Council 


has applied to the Commissioners for leave to extend the plant by the 
installation of a 3,000-Kw. turbo-alternator. 


Wrexham.—BuLk SuPPLY.—Having been in communi- 
cation with the North Wales Power Co., which expecta to be in а 
position in 12 months’ time to supply energy in bulk, to meet the 
town's requirements, at half the price the ratepayers are at present 
paying, the Electricity Committee has decided to hold up its own 


works extension scheme, which is estimated to cost £17,000, and 


for which borrowing powers have already been sanctioned, 


York,—H YDpRo-EnLEkcTRIO SoHEME DELAYED.—The City 
electrical engineer reports that owing to the wet season and the 
delay in obtaining material, the progress of the work in connection 
with the Linton Locks hydro-electric works has not been so good 
as could have been expected under better conditions. The 
excavations for the retaining walls of the head race are well in 
hand, and it is hoped to commence the concrete walls in a few days 
time. The timber for the coffer dam has been received, and the 
tail race and ooffer dam are in course of construction. The piling 
plant is expected to be on the site this week, and it is hoped that 
the concrete piles will be in position before the rainy season sets 
in.—.Vorthern Echo. 


TRAMWAY AND RAILWAY NOTES. 


Ashton.—TramMway ExTENSIONS.—In view of the pur- 
chase of certain lengths of tramways now owned by the Oldham, 
Ashton, and Hyde Electric Tramways Co., the Ashton Corporation 
has entered upon an extension scheme involving an outlay of 
thousands of pounds, In addition to erecting a large shed adjoining 
the existing depót in Mossley Road, the Corporation has soquired 
over a dozen new tramoars of the latest type, and has decided to 
build a new tramway office at an estimated cost of £4,000. The 
Corporation has also under consideration the laying of a double 
track between Ashton and Oldham, with a through service of curs 
between the two towns.— Manchester Guardian. . 


Austria.—An American engineer has just carried out a 
survey of the Austrian railway system, with a view to its electri- 
fication. He reports that it is the intention of the Government to 
develop the water power of those waterfalls capable of being utilised 
for the electrification of the railway lines situated in the hilly 
regions of the north-west. He points out that the conversion of the 
lines between Innsbruck and the Swiss frontier would mean a yearly 
saving of 150,000 tons of coal—an important consideration for 
Austria sinoe the cession of her former coalfields to the newly- 
formed States. Austria does not seem able to finanoe these new 
schemes; but, according to the American engineer, the capital 
needed might be provided in America on а mortgage of the income 
from the working of the lines.— L' Electricité. i 


Birkenhead.—Y EAR's WoRKING.—The annual report of 
the Tramways and Motors Department for the year ended March 
31st last, shows that the total revenue from the tramways was 
£148,179, as against £114,974 in the previous year. Working 
expenses totalled £100,476 (£69,249), leaving a gross balance of 
£47,703 (£45,726). The payment of capital charges left a net 
profit of £16,105 (816,500). 


Bradford.—AccrpENT.—A railless car of the Bradford 
Tramways Department and a motor wagon: oollided in a thick fog 
last week, and both vehicles were damaged. Both drivers gave 
warning, but were unable to avoid the impact. On the car the 
сар and front of the chassis were considerably smashed, and the 
front axle and steering gear of the wagon were put out of action. 


Dnndee.—Traction Suppiy.—The Electricity Com- 
mittee has agreed to provide power for the Dundee and Broughty 
Ferry Tramways at a charge of 144. per unit plus 10 per cent. It 
was pointed out that although this would bring in only a amall 
profit, it would put the Council in a stronger position if and when 
the purchase of the tramway system was contemplated. 


Gateshead-on-Tyne.— FARE INoREASE.—The Gateshead 
and District Tramways Co. announces an advance in fares as from 
October 4th, and claims to be the last undertaking to advance its 
charges. There had been a practically universal penny fare (with 
the exception of one extension), but under the new scale the fares 
will go up to 2d. (for 2} miles), and on the extension to 3d. The 
company has placed orders for 12 new cars, and announces several 
track alterations, including a new line to connect two present 
routes. The company has purchased land adjoining the Gates- 
head depót, and is arranging for the construction of workshops and 
car-sheds, 


Indla.—CaLcuTta SrRIKE.—On October 1st 1,800 
drivers and conductors on the Calcutta tramways struok work, 
demanding a 50 per cent. increase in wages.— The Times, 


Ipswich. Breakpown.—Owing to the failure of the 
insulation of a 3,000-Kw. generator, the whole of the tramway 
services were suspended on September 28th for 34 hours. Supplies 
to a number of factories were also cut off for some time, 


Italy. PROPOSED UNDERGROUND RaILWAY.—The scheme 
for the construction of an underground electric railway, which 
was brought forward in 1912, when proposals were also invited 
from other countries, has now been revived by the Municipal 
Council of Milan. It was originally estimated that the project 
would involve an expenditure of 140,000,000 lire, 


Liverpool.— AccrDENT.— Through the trolley-wheel of 
an electrio car becoming twisted in the overhead lines of a busy 
crossing, causing the wire to catch firmly in a notch below the 
wheel, there was a hold-up of traffic in one of the busy Liverpool 
streets last week, Before the car could be stopped the wire 
snapped and fell, and the trolley wheel was wrenched from its pole. 
At the point where the accident occurred, the overhead wires form 
an extensive network, and it was fortunate that greater damage 
was not caused, 
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Leeds. — SLEEPERED .TRACK.— The Corporation has 
purchased a strip of land, which will be utilised solely for tramway 
traffic. The lines will be laid on sleepere above ground, in order to 
economise cost, as against the ordinary method of tramway track 
laying, and the cars in this area, where other traffic cannot go, 
will developa higher speed than on ordinary routes. The Depart- 
ment contemplates laying another track of similar character 
between Hunslet and the new garden city of Middleton, and the 
same method of construction will be adopted wherever conditions 
permit in renewing or extending lines on the outskirte of the city. 


CoAL TRANSPORT.—The high cost of coal cartage in Leeds has 
raised the question whether coal transport by tramway for the 

general public could not be arranged. The tramway department 
jm powers to carry coal, and already does carry coal and fireclay 
for the Leeds Fireclay Co., but has no power to erect coal staithes. 
It has been auggested that coal merchants, or consumers in 
co-operation with the merchants, in the various districts, might 
collectively erect necessary ataithes, and the general manager said 
he saw no serious reason why tramway transport should not be 
arranged under such circumstances, though he had not had 
occasion to inquire deeply into the matter hitherto. It would 
require special oars, with facilities for loading from railway trucks, 
and discharging into the staithes. He suggested that owing to the 
extra handling, the idea would probably not be worth while for 
leas than about 3-mile journeys. 


! London.—STEPNEY.—The Borough Council has been 
informed that the Minister of Transport has consented to the use 
of the overhead trolley system of electric traction on the portion 
of the London County Council tramways in Grove Road and West 
India Dock Road. The work will shortly be begun. Owing to a 
lengthy dispute between the Stepney Borough Council and the 
L.C.C. as to whether the overhead or underground-conduit system 
should be adopted (the L.C.C. insisting upon the former and the 
local authority on the latter) there has been no tramway service in 
this populous part of London since the horse cars were abolished 
many years ago.— Daily News. 

District RAILWAY.—It is announced that the agreements by 
which the Government undertook financial responsibility for the 
working of the Metropolitan District Railway have now come to 
an end. 

FARE Concessions.—Lord Ashfield has pointed out, in aletter to 
Mr. G. H. Hume, late chairman of the L.C.C. Highways Committee, 
that although the “ Underground” Companies have introduced a 
cheap mid-day fare on certain of their omnibus routes, they still 
consider this practice economically unsound. If, however, the 
experiment proves them wrong, they are willing to make a general 
extension of these concessions, 

INCREASED FARES.—It is reported that the increased fares 
recently put into force have not had an adverse effect upon revenue. 
The return for the first week showed that receipts were greater than 
for the corresponding week last year, notwithstanding the fact 
that the latter was an abnormal one on account of the railway 
strike, with a consequent increase in the number of passengers, 


Newcastle-on-Tyne. — Inquiry. — With a view to 
preventing overcrowding on the tramoars, Major ©. L. Hall, R.E., 
who recently conducted ап inquiry into the matter, made the 
following proposals :—(a) Regulation by the police of passengers 
at the times of big loads, into queues, and the erection of 
barriers similar to those used in London; (5) The exhibition of a 
conspicuous notice “ car full," and the provision of a barrier which 
for the present at any rate, may have to be more substantial than 
a chain across the entrance, the removal of which will be under 
the conductor's control; (с) The co-operation of the police and of 
the tramway manager in ensuring that the load on cars is kept 
within a reasonable limit, more particularly in respect of 
regulating queues. 


Twickenham. — BROKEN GUABD WinE.—The trolley 
arm of a tramway car when passing under the railway bridge at 
the Green last week, left the conductor wire and struck а guard 
wire, which broke and fell across thelive wire. In i*a fall the end 
of the wire fell into a passing motor-car, and several of the, 
occupants received shocks, Опе man, who was riding on top of 
the ‘tramway car, received a severe shock, and was rendered 
unconscious; he was removed to hospital, 


TELEGRAPH AND TELEPHONE NOTES. 


Australia,.—INcREASED RATES. — The Australian House 
of Representatives has passed a Bill, says The Times, sanctioning 
increases in postal, telegraph, and telephone rates. 


Canada,—Nxw WIRELESS  STATION.—Preparatory to 
building a large wireless experimental station for communication 
between Canada and England, the Marconi Wireless Co. of Canada 
has purchased 23 acres of land about nine miles from Toronto. It ія 
understood that this is the first of a chain of wireless stations with 
which it is expected to encircle the British Empire,— Reuters 
Trade Service (Toronto). 


France.— The submarine cable between Dakar and 
Conakry in French Africa has been interrupted, thus cutting off 
that region from Paris, In consequence, use has been authorised 


to be made of the line Dousi to Lyons for private and ilm. 
pondence intended for Senegal and French Equatorial 
The new rates, on telegrams inscribed “ non taxég,, Voie Т.З.Е.," 

will be :—Senegal, Haut-Senegal Niger, Soudan-Mauritanie (except 
Abar), Chinguetti, and Port Etienne, 1 fr.; offices in Abar,- 
Chinquetti, and Port Etienne, in Mauritanie, 1.30 fr.; offices in 
Tchad territory, 1.60 fr.; Equatorial Africa, lst zone, 2.75 fr.; 
2nd zone, 2.50 fr.; 3rd zone, 3.70 fr. 


Germany.— WIRELESS ExTENSIONS.— The German Postal 
Ministry is busy with & plan for extending the German wireless 
system throughout the country. At present, wireless stations for 
receiving and dispatching messages exist at Berlin, Breslau, 
Darmstadt, Dortmund, Frankfort o/M., Friederichshafen, ‘Hamburg, 
Hanover, Königsberg, Königawusterhauen, Constance, Leipzig, 
Stettin, and Dantzig. Receiving stations have now been opened at 
Brunswick, Breslau, Chemnitz, Cottbus, Darmstadt, Dortmund, 
Dresden, Düsseldorf, Duisburg, Elberfeld, Essen, Frankfort (Main), 
Halberstadt, Hamburg, Hanover; Königsberg (Pr.), Oonstanoe, 
Leipzig, Liegnitz, Magdeburg, Rostock, Stettin, and Stuttgart. 
Bavaria and Württemberg are to be linked np to the. German wire- 
less system. A wireless station has been erected in Stuttgart, and 
another will shortly be finished in Munich, while the Düsseldorf 
station is now working. It is intended to open stations in the 
district at present occupied, but the Inter-Allied suthorities have 
provisionally withheld their consent.— Economic Review, 


Hull—lINcREASED CHAnGES.— The Corporation Tele- 
phone Committee has decided to increase its tariff to cope with its 
increased expenditure. 


London. — New  ExcHANGE. — The 8 has 
acquired a site in South Audley Street, near Grosvenor Square, for 
the purpose of erecting & telephone exchange to be known as 
"Berkeley," which will relieve the oongestion at the Mayfair 
exchange. 


Spain. —WIRELESS SysTEM.—The Compania Nacional 
de Telegrafia maintains control stations at Cadiz, Santa Cruz de 
Tenerife, Milenau in the Canary Isles, Cabo de Patos, Santander, 
Vigo, and Finisterre. It also owns stations at Aranjuez and Prat 
de Llobregat, near Barcelona. The Compania Nacional de Tele- 
grafia Sin Filos is conducting experiments in wireleas telephony. 
At the moment a military wireless station is being erected at 
Carabanchel, near Madrid, to carry on wireless telephony. between 
Madrid and Tetuan, in Morocco. It is hoped soon to carry on wire- 
leas conversations between England and Prat de Llobregat: — 
Economic Review, 


Sweden. — AMERICAN TELEPHONE CABLE, — With 
reference to our note last week under the above heading, we are 
informed by the Western Electrio Со, that the telephone cable 
which is to be installed between Stockholm and Goteborg is longer 
than was stated. We understand that the distance involved is 
something like 335 miles. 

The Swedish Telegraph Department and Naval Staff have 
proposed the issue of & new order prohibiting foreign ships in 
Swedish territorial waters within & less distance than 10 nautical 
miles from a Swedish coast station from using wireless apparatus, 
except in cases of emergency, or when it is necessary to correspond 
with the nearest coast station.— Reuter's Trade Service (Stockholm). 


CONTRACTS OPEN AND CLOSED. . 
(The date given in parenthesis at the end of the paraqraph indicates 


the issue of the ELEOTRIOAL REVIEW, in which бе “ Official 
Notice" appeared.) 


OPEN. | 


Australia, — Commonwealth Government. November 
24th. Protected cable terminals and cable distribution boxes. 

QUEENSLAND.—November 24th. P.M.G.’s Department. Iron 
poles (schedule 506), protected cable terminals, cable. distributing 
boxes (schedule 607). 

November 30th. P.M.G.'s Department, Protectors (schedule 
505). (September 21th.) 

BRISBANE.—December 9th. Department of Public Works, 
Seventy three-phase oil-cooled core type static transformers. 

November 23rd. P.M.G.'s Department. Telephones and telephone 
switchboard parts, (See this issue.) 

January 20th, and February 25th, 1921. The City Electric 
Light Co. 10,000-Kw. turbo-alternator set; transformers and 
switchgear. 

MELBOURNE.—fFebruary 24th, 1921. The Victorian Electricity 
Commissioners. "Turbo-alternators of 26,000, 12,500 and 600 KW., 
and other plant connection with the Morwell power scheme. 

NEw боотн WALES.—November 25th. P.M.G.s Department. 
Telegraph and telephone instrument and switchboard parta 
(schedule 753). 

SOUTH AUSTRALIA. — October 20th. P.M.G.’s Department. 
Telegraph instruments (schedule 546), and telephone instrumenta 
(schedule 549). (September 10th.) 

November 3rd. P.M.G.'s Department. 
(schedule 518). (September 10th.) 

November llth. P. M.G.'s Department. ie n 
(schedule 547). (September 21th.) 


Telephone instruments 
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Belginm—Ootober 15th. "Phe Municipal Authorities 
of Fleurus are inviting tenders for certain additions to the electri- 
city distributing service in the town. Particulars can be obtained 
from M. Goffin, Ingenieur-Conseil, 113, Avenue Albert, Brussels. 

The Municipal Authorities of Tourinnez- Seint-Lambert (Province 
of Brabant), have just invited tenders for the concession for the 
supply of electricity in the town. 


Birmingham, — October 11th. Salvage Department, 
Four electrio vehicles for the removal of house refuse. (October 18+.) 


Bradford. — October . 28th. Electricity Department. 
Two natural-dranght chimney-type cooling towers, pipework 
troughing, valves, &o. (Contract R 160). (September 24th.) 


- Indo-China.—January 8rd, 1921. 
at Gia-Lam; pumping station at Dong-Du on the Red River; 
electrico line between above stations. pee Générale des Colonies, 
Piéce 21, 2* étage, 27, Rue Ondinot, Paris 


India, — AdRA. — October 22nd. Municipal Board. 


Complete generating plant. (August 20th.) 


London. — LOx DON County Councii.—October 25th. 
125 tramoar bodies, 125 complete seta of maximum traction bogie 
trucks, and 125 electrical equipmenta, together with the assembling 
of same. (October lat.) 

` Bonpon INDIA OFFICE.— October 12th. Supply of hard drawn 
copper wire for telegraphs, Director General of Stores, India 
Office, Whitehall, S.W. 1. 


Manchester. — October 20th. Electricity Committee. 
Specification No. B.9. Five 8,500 k. v. A. 3-phase transformers and 
fans, &o. ; and three 6,000 K. v. A. 3-phase traneformers and fans, &о. 
Mr. F. E. Hughes, Secretary, Electricity Department, Town Hall. 
Ootober 27th. Electricity Committee. Complete heating installa- 
tion for the workshop and stores at the Barton power station. 
Mr. В. L. Pearoe, Chief Engineer and Manager, Dickinson Street. 


October 27th. Eleetricity.Committee. Three mechanical water 


screens, and three grid screens, (Specification B. 10.) (October 1st.) 
— October 15th. — Tenders. Harbour Works 


сга at каи, Supply and erection of a 5-ton electric. 


Crane, - 


Sheffield: October 12th. Electric Supply Department, 
Two 10,000-Kw. steam turbines, condensing planta, pipework, &c., 
alternators and exoiters. (Beptember 10th.) 


Uruguay.— December 18th. The Post Office authoritics 
are, for the second time, inviting tenders for the construction of an 
underground telephone system here. 


West Bromwich.—Corporation Electricity Department. 


Natural-draught cooling tower. (October lat.) 


West Hartlepool. October 26th. Electricity Department. 
One 1000 Kw. rotary converter and switchgear. (See thie issue.) 


CLOSED. 


Australla.— The English Electric Co., of Australia, bas 
received an order from the Railway Department for the supply of 
a 25,000-H.P. turbo-alternator to be used in connection with the 
electrification of the suburban railways. It is stated that this 
turbo-alternator will be the biggest unit of ite kind constructed in 
Australia.— Rewier's Trade Service. 


Derby.— Board of Guardians :— 


Electric light installation, workhouse.—Meassrs. Newton. z 


Dandalk.— Urban Council. Accepted :— 


Erection of new water-cooling tower, £227. —Messrs, McAdorey. 


Edinburgh.— Tenders for machinery for the new power 
station at Portobello were considered by the Corporation Electric 
Lighting Committee, who recommend that four of the six sections 
into which the work has been divided, should go to Messrs. Bruce, 
Peehles & Co. (involving an expenditure of over £80,000), and that 
the Metropolitan-Vickers Co. should have one of the remaining 
sections (£46, 000), апа the British Electric Co. the other (£7,000). 


Exeter,— Electricity Committee, Accepted :— 
1400-xw. plant, £18,750. —Metropolitan-Vickers, Ltd. А 


| Leeds.—Electricity Committee. Accepted :— 


Extension of generating station, Whitehall Road.—Structural steelwork 
Samuel Butler & Co., Ltd., £39,803; | building work, William Airey and 
Bon, Ltd., £162,910. 


Londow.—STEPXEY.— Electricity Committee. Accepted :— 


Coal sopplies— 
200 tons 5 main 2-in, nutty slack, 468. 8d. per ton.—Shipping and. 


Lid. 
. 100-150 tons "Derby or Nottingham nutty slack, 47s. 6d. per ton.—Cleeves | 


an 
180 tons Northumberland nutty small, 468. per ton.— Wm. Cory & Son. 


1,209 tons Ibstock double-screened peas, 89s. 11d. per ton; 8,000 a do. > 


41s. 2d. per ton; 1,000 tons Arley double-screened nuts, 46s. . per 


юй ; 1,000 tons Ibstock double- screened nuts, 448, per ton.—E. Foster 


Co. 


Generating station 


Cable 
0 x ш: } mile 5 zd. „к and 1 ‘mile *007 sq. in. ;lend- -covered cable. 
British на aner Hen тарп Cables prks Co pre: pides | Ф Xr 
Callender's Cable & Construction Co., ты. 5 6963 

Earthenware pipes— | 
1 mile 8-in. earthenware pipes, £959; jd mile &-in. do., 41T1—Sutton & Co. 

(&ccepted). | 

Troughs and covers— 

1 mile C" troughs and covers. : . EE 
Sutton & Co, (accepted) $3 " T 


i . £321 
W. T. Henley's Telegraph Works Co. Lid. ues os i 859 
Siemens Bros. & Co., Ltd. 5 б> ча 859 


4 mile each “А and B," and 1 mile “с” — and covers :— 
Sutton & Co. (Accepted). £567 
W. T. Henley's Telegraph Works Oo., Ltd., £608 

3 mile of A,“ 1 mile B,” 14 miles of “С” troughs and oovers :— 
Sutto & Co.. (Acce ted өө ve 0 £901 * 
Siemens Bros., & Co. „Led. | | С А 
W. T. Henleys Telegraph Works Co., "Ltd. 2289 
mile 3-way 4-in. conduits, £541. —Albion Clay Co., Ltd. 

ton tinmen's solder, £78.—G. W. Neale. —Accepted. 
tons pitch, £110.—J. Smart & Son.—Accepted. 
Shaping machine, £1€0.—Littons Machine Tool Co. 


Aron meters, £168.—Aron Electricity Meter, Ltd.— Accepted: 
Air compressor at Osborne Вне! gu 88 £203 -—Reavell & со Lia. — 
Recommended. 
Four-circuit breakers :— 
Bertram Thomas 5 . 2338 
I. T. E. Electrio Co. (1907), Ltd. е .. £819. 
_ Replacing the existing. r telephones: 
20 lines, 80 TRUM 
Electrical Ini Installations, Tia. (recommended) ,J £229 8557. 
Gaze & ee ee os in 
W. E. Weekes * Co.' ee ee es ' ‘ee тө — ба : 
J. W. Gray & Son °з ec „е ow oe 857 458 
Higgins & Griffiths, Ltd, .. — e S. 485 598 
E: 25-line аага 


Meters and combined meters and demand indicators during the period 
ended June 80th, 1921 :— 


Combined | 
‚ "TO meters and de- 
Meter mand indicators. 
24-20 50-100 200.1, 000 200.1, 000 
amp. amp. amp. amp. only. 
© £ £ £ £ 
Aron Electricity Meter, Ltå. — — 508 688 
Chamberlain & Hookham, Ltd. 1,878 451 827 — 
Ferranti, Ltd. 1,378 451 827 — 
Reason Manufacturing Co., Ltd. 902 ` 859 829 — 


The Committee recommends the acceptance of the tenders of Reason 
Manufacturing Co., Ltd., for to 20 amps. meters at 2902; Ferranti, Ltd., 
for 50 and 100 smpe, ditto, £451; and Aron Electricity Meters for 200 агора. 
and upwards combined meter and indicator, £688. 


Manchester, —Eleotricity Committee. Accepted : — 
ANNUAL CONTRACTS, 

Meters.—Chamberlain & Hookham, Ltd.; Ferranti, Ltd. ; eon Eleo- 
tricity Meter, Ltd.; Metropolitan- Vickers Electrical Co., ‘Ltd 

Current and potential transformers.— haer Ltd. ho wd 

Time switches.—Venner Time Switches, L 

Motor Starters.—Veritys, Ltd.; A Reyrolle & Co., Du _ Compression. 
Starter and Switchgear Co., 


А. C. btar-Delta switche —Geo. lison, 

Motors.—Veritys, Ltd. ; English Electric Co., Ltd.; Metropolitan-Vickers 
Electrical , Ltd. ; British Thomson- Houston ‘Co. 

75-ton crane and one 15-ton crane.—Babcock & Wilcox, Ltd, Sub Ocm- 
tractors :—Motors—Electric Construction Co., Ltd. Controllers and 
switchgear—Allen, West & Co., Ltd. Electric brake—G. Ellison. 
Wire rope—R. 8. Newall & Son, Ltd. 

Supply and laying of the Barton 83,000-volt trunk feeders, o УР cables and 
spare pipes.—Callender's Cable and Construction td. Bub- 
contractors for pipes—Doulton & Co., Ltd. 


Rivers Committee, Acoepted :— 
Motors and accessories for sludge drying piant, — Electric Construction: 
Co., Ltd. 

Tramways Committee. Accepted: 

Steel girder tramway rails. — Walter Scott, Ltd. 

Special track work: e Trackwork Go., Ltd.; Hadfelds, Ltd., and E. 

Allen & Co., 

West Mais c # for a 450 B.H.P. Vickers-Petter 
semi-Diesel crude oil engine and a 300 kw. Brush alternator, 
forming part of a complete installation for one of their clients in 
the West Indies, have been placed by Messrs. Chiswell & Co., of 
Kingsway. 

Wimbiedon.—Town Council. 


Жой Simpson vertical Simplex pump, £456.—Spearing Boiler 
0.4 І : i . 


E 


Electrical Corona.— When a sudden strain is thrown 
upon a transmission line by 1 с or otherwise it has been 
noted that lines operating with very high voltage, and in con- 
sequence with a corona, suffer less damage than those at 
lower voltages. It was proposed in a paper read before .the 
American Philosophical Society to have the voltage of the. 
line not at, but a little below, the point necessary for. the 
development of the corona. Then, when a sudden rise of 
electrical pressure occurs, the corona will form and will act 
as a sort of safety-valve by dissipating energy. A second use 
is for the measurement of crest values of high А.С. voltages. 


‘With round wires the corona appears at definite voltages, 


depending on the diameter of the wire and on the pressure 
and temperature of the air. An instrument has been :devised 
by which applied potentials up to 400,000 volts can be measured 
from the known connection of the corona with the three 
variables. 'The corona is detected by its causing the air to 


become a conductor, thus enabling a current to flow through 


a galvanoineter. In a confined space the corona is accom- 
panied by a loud noise.—Technical Review. . + 
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FORTHCOMING EVENTS. 


Junior Institution of 
Street. S W., at 8 p.m. - 
by Mr. A. J. Simpson. 

Friday, October 15th. Lecturette on Elementary Physics and Chem- 
istry in Relation to Motor-cars," by Mr. R. S. Fox. 


‘Manchester Association of Englueers. Saturday, October 9th. At 2.80 p.m. 
Visit to the Openshaw Works of Sir W. G. Armstrong, Whitworth and 
Co, Ltd. At 7 p. m., at the Memorial Hall, Albert Square. Inaugural 
Address by the President, Mr. H. Pilling, and Presentation of the Oon- 
stantine and Butterworth Gold Medals. : 


Keighley Association of Engineers.—Saturday, October 9th. Lecture on 
‘The Practical Application of the Thermo-electric Drive to the Naval and 
Mercantile Services," by Capt. W. P. Durtnall. 


Birmingham and District Electric Club.—Saturday, October 9th. At the 
Grand Hotel, Colmore Row, at 7 pm. Paper on Thermo-electric Cur- 
rents as applied to Pyrometry," by Mr. F. 8. Pile and Mr. G. E. M. Stone. 


Institntion of Electrical Engineers (South Midland Centre, Students' 
Section).—Tuesday, October 12th. At the University, Edmund Street, at 
7.90 p.m.  Chairman's (Mr. E. T. G. Donovan) Address, and paper on 

©“ Hydro-electric Power Schemes, by Mr. E. Gallizia. 


Association of ineers-in-Charge.— Wednesday, October 18th. At 7.80 
- p.m. At St. Bride's Institute, Bride Lane, Е.С. Paper on ''Progress in 
Industrial Lighting," by Mr. L. Gaster. 


Chelmsford Engineering Soclety.—Wednesday, October 18th. At the 
1 natitute of Agriculture, at 7 p.m. Presidential Address by 
. e . ann, 


Royal Society of Arts (Indian Section).—Friday, October 15th. At John 
Street, Adelphi, W.C.. at 4.80 p.m. Lecture on British Trade with 
India. by Mr. Т. Ainscough, Н.М. Senior Trade Commissioner in India 
and Ceylon. 


Commercial Vehicle Exhibition at Olympia, W.—October 15th to 23rd. 
Power * Association.—Saturday, October 9th. At the 
Holborn Restaurant. At 5.80 p.m. Annual Dinner to the National 
Executive Council. Saturday, October 16th. Atthe Christian Institute, 


74, Bothwell Street, Glasgow, at 7 p.m. General Meeting. Address by 
Mr. J. W. Thomas, assistant general secretary. 


Electricity Supply Commercial Association (Greater London Division). 
Monday October 18th, at Caxton Hall, Westminster, Mass Meeti та 


neers. — Friday, October 8th. Аб 89, Victoria 
cturette on The Manufacture of Wood-Wool,'' 


‚ 


NOTES. 


Electric Locomotives.—At a meeting of the York section 
of the Association of Engineering and Shipbuilding Draughtemen 
on September 30th, a lecture on " Electris Locomotives,” was read 
by Mr. B. H. Wright. 


Big Motor Ships.—According to the Motor Ship for 
October, a 15,000-ton vessel is now on order for Italian shipowners, 
and a German-built vessel of the same tonnage has just completed 
her maiden voyage. The largest British motor ship—the Glenogle 
—of 14,000 tons, is illustrated, as well as those above mentioned. 
A motor ship has cumpleted voyages totalling 200,000 miles without 
an involuntary stop. 

While electric power is freely used on board these ships for 
handling cargo, &c., it is not being widely adopted for propulsion, 
in spite of the advantages it offers in conjunction with the oil 


engine, 


Association of German Electrical Engineers.— Various 
electrical associations have just held their annual conferences at 
Hanover, including the Verband Deutscher Elektrotechniker. The 
report presented to the latter states that the number of members 
increased from 5,700 in 1919 to 6,8341 this year, these being dis- 
tributed over 22 associations affiliated with the Verband: The 
relations between the latter and the Association of German Engi- 
neers have been strengthened, and the two associations and the 
Association of German Metallurgists, established at the beginning 
of this year a technical journal, printed in the German, English, 
and Spanish languages. 


Automatic Train Control.— The Ministry of Transport 
and officials of the Great Eastern Railway Co. recently carried out 
tests between Grange Hill and Fairlop, Essex, with the Regan 
Safety Devices Co.'s automatic train-control system, which consists 
of an electrically-operated brake on the locomotive operated by 
means of a ramp on the track. 


Educational.—BRMuINdHAM University.—The Senate 
has launched an appeal for balf a million pounds. It is due to the 
enormous growth in the work of the University in applied science. 
The inorease in students in electrical and mechanical engineering, 
in coalmining and petroleum, and in metallurgy, chemistry, and 
physics, has been phenomenal ; and for physics and chemistry, 10 
army huts. 70 ft. х 30 ft., have been erected as temporary laboratories. 
The curious fact, Sir Gilbert Barling, Bart., the Vice-Chancellor, 
States, is that the greater the growth in the number of students, the 
greater the loas to the University, as the fees are only sufficient to 
cover about a fourth of the cost involved. To increase the 
fees would mean that many students could not attend, so the 
appeal for money is made to the Government and to Midland 
manufacturers. The number of undergraduates in electrical 
engineering is about twice what it was before the war. 

Under the combined auspices of the Bradford Education Com- 
mittee and the Bradford Mechanics’ Institute, Mr. G. Percy 
Bailey, M.A., on October 4th, commenced a series of six Oxford 
University Extension Lectures, at Bradford, on 
Heating and Lighting.” 
experiments. 


Problems of 
The lectures are illustrated by 


The International Catalogue.—Last week the Govern- 
ment entertained at dinner the delegates to a conference convened 
by the Royal Society, to consider the position of the International 
Catalogue of Scientific Literature. The conference agreed as to 
the value of the catalogue, but difficulties had been experienced 
owing to the loss of the support formerly received from Germany, 
Austria, and Russia, A Committea was appointed to consider the 
position. | 

„Irish Leave."—In a report recently presented to the 
Dublin Corporation, the Eleotricity Supply Committee intimated 
that the secretary, Mr. Fred. Allan, undergone a sentence of 
three months’ imprisonment on a charge of having seditious 
literature in his possession, and that the Committee, finding that 
an accumulation of holidays covering more than the period of 
three months was due to Mr. Allan, granted him three months’ 
leave of absence. The Law Agent reported that this decision was 
quite in order. Mr. Allan has resumed duty. 


Electricity in Agriculture.—Active steps are being taken 
in Franoe to popularise the use of electric agricultural machinery. 
A motor-culture week, organised by the Chambre Syndicate de 
Motor-eulture de France, has just been held near Chartres from 
October Ist to 6th, in which some 50 French and foreign firms took 
part, demonstrations being carried out with over 150 machines and 
apparatus of various kinds. A similar demonstration will be held 
in the latter part of this month on the borders of the departments 
of the Eure-et-Loir and the Seine-et-Oise. An area of 380 hectares 
will be worked, a high-pressure line (15,000 volts), 64 km. long, 
having been installed to provide energy for the operations. 


Einstein's Theory.— It is reported that in a discussion 
which recently took place at Bad Nauheim, in connection with 
Einstein’s theory of relativity, Prof. Grebe, of Bonn, stated that 
the third and remaining test of the truth of the theory had been 
complied with, measurements of the solar spectrum having revealed 
a sory towards the red which agreed closely with Einstein's pre- 
di value. 


À Chair of Hydro-Electrics.—Mr. T. D. Owen has given 
£10,000 to the University of North Wales, Bangor, for the 
foundation of a chair, in his name, of electrical engineering and 
hydro-eleotrics, 


Electric Ship Propuision.—On October 9th Captain 
W. P. Durtnall is to give a lecture before the Keighley Association 
of Engineers, on the Paragon system of ship propulsion, describing 
his latest design in the form of a 40, 000-H. P. plant for the propulsion 
of а large liner or battleship, with high-power gas engines and 
electrical transmission of power for driving the propellers. 


Iceberg Detector.—A device bas been perfected which 
makes it possible, says the Journal of Electricity, to detect the 
presence of icebergs by measuring the amount of salt in currents 
of sea water. The vital part of the device is an electrolytic cell 
which measures the electrical resistance of ocean water by the aid 
of alternating current. 


Fatality.—W hile John Harrison (28) electrical engineer, 
Paisley, was mounted on a ladder in the Glasgow Corporation 
electric power station, at Dalmarnock Road, examining an electric 
wire, supposed to be uncharged, he touched the wire, and 
receiving a shock, fell backwards. His head struck against the 
concrete floor and he was instantly killed. 


The British Science Guild.—Owing to the disturbed 
atate of public affairs, the British Science Guild has postponed until 
the apring the Guild dinner, which was to have been given at the 
Salter’s Hall on October 26th. 


Research Assoclations.—The Secretary of the Depart- 
ment of Scientific and Industrial Research announces that a 
licence has been issued by the Board of Trade to the British Elec- 
trical and Allied Industries Research Association, which has been 
approved by the Department as complying with the conditions laid 
down in the Government scheme for the encouragement of 
Industrial research. The Association may be approached through 
Mr. E. B. Wedmore, Electrical Research Committee, cjo Electrical 
Development Association, Hampden House, 64, Kingsway, W.C. 2. 

In the report of the Department, which we reviewed last week, 
it is mentioned that membership of this research association will 
be open “not only to manufacturers of electrical machinery, but 
also to firms engaged in the production of the different machines 
which comprise the whole of the plant of an electrical power 
station except boilere. This association will be the first example of 
its kind. It is a combination of several distinct industries, each of 
which depends on the others,” 

On Thursday last week, the British Grey and Malleab!e Cast-Iron 
Research Association was formally brought into being in Birming- 
ham, The Association’s headquarters will be in that oity, and 
the secretary is Mr. T. Vickers, Lincoln's Inn, Birmingham. 
The movement is of considerable interest to the great electrical 
engineering trades of Birmingham and the Midlands, in view of the 
immense output for them by the malleable iron trades. Sir 
Frank Heath, K.C.B., pointed out that it was claimed ав а result of 
a Research Association in America that they could make malleable 


castings of 50 per cent. greater tensile strength than was possible 


in this country. If that were true, it was a serious matter. 


Competition was, however, really nearer, for he learned that in 


Scotland there was an Association of light castinga manufacturers 
which had established a research laboratory. There was nothing 
corresponding to this south of the T weed. 
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The Spot-Welding of Tubes.—The Elertrical News of 
Toronto recently described a method of jointing tubes by 
means of spot welding. The chief difficulty is that the weld is 
accessible from the outside of the tube only. The problem 
then is so to direct the current through the metal that it 
effectively heats the point of contact, and so to adjust the 
pressure that it will be sufficient to ensure a good spot, but 
not so great that it will distort the shape of the tube. 

Several experiments were performed at various pressures 
and with different currents flowing, and a special lower 
electrode designed so that there would be no burning of the 
metal in touch with it, had to be fitted to an improvised spot 
welding machine. 

The steel tubes on which experiments were conducted had 
an external diameter of five-eighths of an inch, the thickness 
of metal being about 1/32 inch. They were formed in dies to 
special shapes, and the joints had been made by soldering, 
but the results were not satisfactory. 

The part A (fig. 1) is joined to a straight piece of tubing, 
there being on A a flange which closely fits the latter 
and nearly surrounds it. ‘Three spot welds were made on 
each side as shown. (Fig. 2, marked by arrows on end view.) 
In the first experiments the welds caused slight indentations 
in the surface of the part. A." Later when finer adjustments 
were made they became merely a roughness on the surface 
and, after the final dipping in a thick aluminium paint, were 
not noticeable at all. 

The operation of welding is quite simple and rapidly done. 
The copper part C,“ fig. 2, is the specially designed lower 
electrode, grooved at the top to allow the part B to fit in 
and make electrical contact over а comparatively large sur- 
face. The part А is mechanically fitted to part B” in 
the exact location where it is desired to secure it, and the 
upper electrode brought into contact with this part. The cur- 
rent i8 turned on for a few seconds and then off again before 
the upper electrode is lifted. Only one spot is made at a time, 


the complete joint requiring four or six spots according to the 
strength desired; six spots (three on euch side) gave a joint 
stronger than the material itself. 

It 18 questionable whether the soldered joint, even at best, 
has one-half the strength of such a welded joint. There is 
also in the soldered joint а certain tendency to break under 
shock, which is overcome in the welded joint. | 

In conclusion, the following facts may be mentioned: The 
current required is 2,300 amps., the pressure about 7 lb., and 
the time during which the current is allowed to flow is one 
second. While the process of spot welding produces results 
which are stronger than soldering or riveting, it also lessens 
the time required for the operation. In this particular case 
quantity production was the object, and approximately 60 per 
cent. of time was savedein this one operation. 


Shifting Brushes on Interpole Generators. — Much 
sparking and change of voltage may be caused on an inter- 
pole generator with а very slight shift of the brushes from 
the correct neutral point. When the brushes are shifted the 
interpoles either assist the main series field in raising the 
voltage as load comes on, or buck the series field causing re- 
duced voltage or too small an increase of voltage with the 
oad. 

If the brushes are given a forward shift, as is often done 
by operators accustomed to handling non-interpole machines, 
the coil which is sending current to the brush gets out from 
the influence of the interpole before it reaches the brush. 
In other words, the interpole acts on the coil when the coil 
is still in the field of the main pole just behind the interpole, 
which is of opposite polarity to the interpole. ‘The net result 
is à reduction in the total flux and a consequent reduction 
of the generator voltage as the load increases. The remedy is 
to set the brushes at the correct position. It should be noted 
that the brushes may have been set so far ahead that they 
have reached a second neutral point, indicated in the accom- 
panying diagram by the crossing of the zero line at the extreme 
left. In this case when an attempt is made to move the 
brushes back toward the correct position sparking may in- 
crease, but with the brushes moved still further back the 


sparking will again cease. A case of this kind recently 
occurred on a 300-kw., 250-volt machine in a gteel plant. 
While cleaning the machine the operator had shifted the 
brushes to the non-sparking point just mentioned. The 
machine would not hold load properly, but when the operator 
attempted to shift the brushes back again the increased spark- 
ing alarmed him. However, after a troubleman had finally 
shifted the rocker ring back to the original mark the spark- 
ing stopped, and the machine held up its voltage properly 
on load. The false neutral point was 2 in. (b cm.) on the 
rocker ring ahead of the correct position. 


Rotation 


Main Pole 


AA "ru 


Inter- 
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‚ / 
H f Voltage Curve with Correct Brush Position NSN, 
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GENERATOR. 


In case the brushes are given a backward shift, the inter- 
pole acts on the coil after it reaches the brush. As each 
interpole is of the same polarity as the main pole ahead of it, 


- an extra amount of terminal voltage due to the interpole 


is added to the main field voltage, and the terminal voltage 
of the machine will consequently increase with load. A very 
small amount of such shift, even half a bar, may cause 
sparking. In the diagram the voltage of the coil when the 
brushes are shifted backward is shown by the chain-dotted 
line.—James Dixon in the Electrical World. 


Penalising Low Power Factor.— The Elecírical News of 
September lst deals with a method adopted for encouraging 
the use of apparatus giving а high power-factor, and penalising 
customers whose P.F. is below a certain percentage; 0.85 is 
calculated to be about the average factor for general purposes, 
and for this the number of kilowatt-hours actually recorded 
is charged for. For power factors above or below this aver- 
age the number of kilowatt-hours metered is multiplied by 
a constant according to a scale which is shown below. 


Effective Monthly Effective Monthly 


Power Factor Constant Power Factor Constant 
1'00 0:951 0°70 1°0835 
0°95 0'965 0'65 1°1255 
0°90 0˙981 0°60 11785 
0'85 1000 0750 12455 
0'80 17023 0'50 1:3335 
0'75 1050 


Constants for other than the effective power-factors given 
in the table are determined from the same formula used to 
determine the given constants. 

Thus for an average power factor of 85, which is taken as 
standard, the customer will be billed for the amount of energy 
consumed as shown by the kilowatt-hour meter. But when 
the power-factor is below or above 85 the metered kilowatt- 
hours are multiplied by the constant corresponding to the 
power-factor. For example, suppose that the true energy 
used during the month was 100,000 Kw.-hours, and an average 
power-factor of 75 was maintained. Multiplying 100,000 kw.- 
hours by 1.05, the constant for 75 per cent. power-factor, 
gives 105,000 kw.-hours, for which the customer could be 
billed. Had an average power-factor of 95 been maintained, 
the constant 0.965 would have been used and the bill rendered 
for 96,500 Kw.-hours. 

Unfortunately the way in which the consumer's power 
factor is ascertained is not given in the article. 


A New Projector Arc Lamp.—A new form of arc lamp 
in which a fixed annular water cooled metallic negative elec- 
trode surrounds the end of a coaxial horizontal positive elec- 
trode has been designed by M. Garbardini, says L'Industrie 
Electrique. The lamp is particularly intended for po: 
jector work, and has a fixed position of crater and а 
fixed arc length. solenoid surrounding the electrodes 
creates а field which keeps the arc rotating rapidly 
round the tip of the carbon electrode. is only 
requires to be fed slowly forward. The negative electrode, 
being of cooled metal and having the arc continually moving 
over it, does not give out light so that only the tip of the 
carbon rod is incandescent. А further advantage is that the 
negative electrode does not obstruct any of the light. Neither 
constructive details nor particulars of the feed arrangements 
are given. The lamp is stated to have been tried in the 
French Navy.—Technical Review. 
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Appointments Vacant.—Charge engineer (£305) for the 
Swansea Corporation electricity department ; 60 Morse telegraphists 
(275 Rs. per mensem), 2 Creed and Wheatstone mechanics (300 Ra. 
per mensem) for the Mesopotamia Civil Administration ; lecturers 
in mechanical engineering and mechanical and electrical engin- 
eering for the Wigan and District Mining and Technical College ; 
eable jointer for the Eccles Corporation electricity works; workshop 
instructor for the Electrical Wiring Class at the Hackney Institute ; 
cable jointer for the South Shields electricity supply department ; 
eable jointer for the Rawtenstall Corporation electricity depart- 
ment; shift engineer, £400 + 50 per cent., for the electric power 
plant at Dar-es-Salaam. See our advertisement pages to-day. 


Birmingham Electrical Golfing Society. — The 12th 
meeting of this society will be held on the Streetly Links on Monday 
afternoon, October llth. The Dr. Railing Cup is up for competi- 
tion, with other prizes, and a record entry is anticipated. It has 
been decided that after this meeting, and for 1921, new members 
will be charged an entrance fee of 10s. 6d., in addition to the 
annual subscription. 


Electric Vehicle Competition.—On September 25th the 
Liverpool Commercial Motor Users’ Association held its first 
commercial motor parade, quite an interesting feature of which 
was the section for electrics. MkEssRs. HENRY TATE & Sons, LTD., 
won the first prize with an electric lorry (fig. 1), delivered just 
over 12 months ago, since when it has done 2,600 miles. It covers 
about 50 miles per week with average loads of 6 tons and 11 tons 
with trailer. Ironclad Exide accumulators are used. MESSRS. 
J. BLAKE & Co., of Liverpool, won second prize with two Royal 
Mail vans (fig. 2). 


Germany and Japan.—The German Minister at Tokio, 
Dr. Solf, made his first public utterance last week. In a long 
speech before the Economic Association, he declared that Germany 
and Japan must go hand in hand along the path of industry 
and commerce. After paying a flattering tribute to Japan's com- 
mercial expansion, Dr. Solf deprecated the alarm caused by the 
present economic depression, and said that the Germans were 
looking forward to receiving the assistance of Japan, in the hope 
that the ties severed by the war would be knit even closer than 


FId. 1. 


INSTITUTION NOTES. 


Institution of Electrical Engineers.—The first meeting of the 
South Midland Students’ Section will be held on October 12th, at 
the University, Birmingham. Thechairman, Mr, E.T. G. Donovan, 
will open the meeting with an address, and Mr. M. E. Gallizia 
will read a paper on Hydro-Electric Power Schemes," to be 
followed by a discussion, 

Association of Mining Electrical Engineers.—The Yorkshire 
Branch of the Association held its first meeting of the session at 
Wakefield, on the 4th inst. Mr. J. W. Harbottle (Allerton- 


- Bywater) was elected president for the coming year. A discussion 


took place on the new rules affecting electricity on the surface 
and in the mines. It was decided, however, to hold over the debate 
on the eubject until the next meeting, which will be held at 
Wakefield on November 6th. 

About 40 members of the Midland branch of the Association paid 
a visit, on September 25th, to the works of the D.P. Battery Co., 
Ltd., at Bakewell. In the absence of Mr. J. Waddell, manager of 
the company, the visitors were welcomed on arrival at the works 
by Mr. Н. G. Brown, assistant manager, who conducted them 
through the various departments and explained the processes gone 
through in the manufacture of storagg batteries for lighting, 
power, and vehicle work. The visitors were particularly interested 
in the type of cell designed for ship’s wireless and also that for use 
in modern submarines. 

Wireless Society of London.—At the general meeting held: at 
the Institution of Civil Engineers on September 30th, 1920, the 
President announced that the following provincial wireless 
societies had been affiliated; this brings the total now affiliated up 
to 27:—The Stockport Wireless Society, Sussex Wireless Research 
Society, Wireless Society of Hull and District, Bradford Wireless 
Society, and Preston Wireless Society. 

In view of the retirement of Captain W. J. Shaw, Mr. E. W. 
Kitchin, A.M.LC.E., and Dr. F. C. Knight. M.D., from the com- 
mittee, it has been arranged that Mr. Philip Coursey, B.Sc., Mr. 
J. Scott-Taggart, M.C., and Mr. С. С. Blake, A.M.I.E.E., fill their 
places until the annual general meeting in December, when 


definite elections will take place for the ensuing 12 months. In 


view of the ever-increasing amount of work falling to the hon. 


| 


Fig. 2. 


COMMERCIAL ELECTRIC VEHICLES AT LIVERPOOL. 


before. In conclusion, Dr. Solf said: " Japan cannot expect to 
export much to Germany, but the exchange of mental resources 
will counterbalance this. ’— Reuter, 


The Training of Ex-Service Men.—According to the 
Sheffield Independent, the Board of Education has informed some 
40 or 50 ex-service men who are in training at Sheffield University, 
that their awards will be discontinued in consequence of un- 
favourable reports from the University as to their progress, Keen 
resentment has been aroused by this action, and the matter is to 
be taken up by the Northern Counties Universities Ex-Servicemen’s 
Association. 


Graphite in Belt Dressing Removes Static Electricity.— 
—For eliminating static electricity from belting in works 
where very explosive vapours are present the safest method 
is probably to mix some graphite with the belt dressing. 
This makes the belt sufficiently conducting to prevent build- 
ing up static voltage. An unsuccessful and probably dangerous 
method that has been tried in the past is to place wire points 
or pipes and other metallic objects in close proximity 
to the belt, connecting these objects with the ground in order 
that they may carry off the static electricity. Such a device, 
however, has been found ineffective because at times an 
accumulation of static electricity would pass in a spark from 
the belt to the device, thus defeating the purpose for which 


it was designed, as the spark 1s liable to set fire to explosive 
vapour. А fire was started in this way in a certain japanning 
factory, which afterwards adopted the method of mixing 
graphite with the belt dressing. The new method eliminated 
the trouble, but it was necessary to keep a check on the 
condition of the dressing to be sure that it did not wear off. 
This was accomplished by means of a gold-leaf electroscope 
held near the belt. The leaves of such an electroscope will 


diverge when in proximity to a belt holding static electricity. 
O. M. Green in the Electrical World. 


secretary, Mr. L. McMichael, M.I.R.E, it has been arranged that 
Mr. A. W. Hambling becomes assistant hop. secretary. The meetirg 
was the first of the new session, and upwards of 200 members were 
present to listen to the instructive paper on the making and work- 
ing of a resistance amplifier," which Mr. Maurice Child presented. 

Twenty-five new members have been elected, and the society may 
congratulate itself on the inclusion among the new membera of 
Mr. E. H. Shaughnessy, O.B.E., M.I.E.E., of the wireless section cf 
the G.P.O. It is hoped during the present session to make arrange- 
menta for visita to certain electrical works. 

Association of Engineering and Shipbuilding Draughtsmen.— 
The first of the new session's lectures of the York Branch was on 
“Electric Locomotives,’ by Mr. R. Н. Wright. Mr. Wright 
described the characteristics of the various types of electric 
motors and their fitness for different classes of work. He showed 
the benefits of the general introduction of electric locomotives as 
against steam, and outlined features in the design of electric looo- 
motives. In the discussion a good deal of consideration was given to 
the subject of the relative weights available at the driving wheels 
of steam and electric locomotives, the relative economy of working 
and maintenance, the inductive interference of high-tension over- 
head wires with telegraph and telephone wires, and the limitations 
likely to be imposed on the steam locomotives due to the standard 
loading gauge, &c. 

Chelmsford Engineering Soclety.—The session opens on October 
13th, when Mr. T. E. Dann will deliver his presidential address. 
A number of electrical papers will be presented during the session, 
including " Electric Traction,” by Mr. E. H. Field, A.M.I.E E., and 
“ Electric Welding," by Mr. J. H. Johnson, M. I. E. E. 


Institute of Metals. The 1920-21 session commences on October 
12th, when Mr. Н. W. Brownsdon, M Sc., Ph.D., will deliver the 
chairman's address. An attractive programme has been arranged 
for the session, including lectures by Lord Weir, Dr. W, Rosenhain, 
F.R S., Prof. T. Turner, M.Sc., and à number of other well-known 
authorities, 
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"The Telegraphone Resurrected.—The latest correspond- 
enoe idea, says the Journal of Electricity, is the telegraphone which 
combines the principles of telephone, telegraph and phonograph, 
so that one talks into the machine and the message is recorded on 
disks of thin steel which have been given the name of "talking 
post-cards.” These are sent through the mail and "played" on 
the telegraphone of the recipient, who may erase the post-card 
with à magnet and send it back with his return message. 


- Maximum Prices and Profits.—As we go to press, a 


correspondent writes as follows :— . | 

The subject dealt with under this title in your leader columns of 
October 1st, is of great importanoe. 

I do not think there is any doubt that the Electricity Commis- 
sioners realise the difficulties under which many small under- 
takings are working and are endeavouring to help in the most 
sympathetic manner. | 

One must not forget that behind the Commissioners stands 
the Government with all those views concerning the treatment of 
publio utilities which have been only too obvious within recent 


years. 

It is perhaps unnecessary to anticipate any conclusion which 
the Commissioners may have reached and not yet announced; 
however, there can be no harm, quite the contrary, in preasing the 

t in and out of season that if the public are to secure the 

benefits of electricity ‘supply freely, quickly, and unhampered by 

that result can only come about under conditions 

which allow the investing public to secure a reasonable return for 
their money and risk. - | 

These arguments apply with particular force to the smaller 


areas operated by private companies. In many of these to-day the 


clamouring demand for electricity supply is being refused and 
discouraged, because the financial return secured. by the operating 
company is totally insufficient to enoourage the investment of 
fresh capital. | 

It seems almost tragic that whilst well-to-do people are asking 
for electricity supply and willing to pay good rates for it, many 
undertakings are unable to obtsin capital for the construction of 
such permanent and remunerative works аз underground distri- 
bution cables. | | | 

Although not so obvious, the same argument really applies to 
municipal undertakings ; if these are to be run on a bare margin 
and without adequate reserve, there can never be that freedom and 
liberality in extending plant and distribution mains speculatively 
which is really the basis of a cheap and Abundent supply of 
electricity. . A. 

For how many years have we not been obliged to adopt the 
policy of. extending .mains pieoemeal, and to follow actual 
demands ? | | | 

How many thousands of pounds might have been saved had it 
been possible to cable streets as síreets, and without regard to the 
perticular busíness offered at the moment ? | 

Jou refer very properly to the comparatively high yield to be 
derived from Government securities, and mention that many 
industrials are offering safe investment at 8 per cent., but there 
аге also trading firms of all kinds which are known to рау profita 
of at least double that amount, and this particularly applies to 
those which provide luxuries and the lesser essentials of life. 

It isa guiding principle of business that success is bound up 
with the prosperity of the ultimate distributor. Anyone under- 
taking the risk of a great producing plant is careful to see that 
the last retailer has encouragement in the form of substantial 
profits to extend the demand and meet it in every possible way. 

The final or retailing funotion is the most important one of the 
electricity supply undertaking, and one which has had the least 
attention. ы 2 

In many small areas, whether the undertaking be public or 
private, it seems possible that retailing and distributing will 
become the chief function, and unless bulk supplies are handed out 
under such terms and conditions as will permit of а reasonable 
surplus, and encourage energetic local action, the extension of 
mains, advertising, loan and hire of appliances, and service work in 
ita widest forms, the fact that those bulk supplies are handed out 
at a very low rate may not, and probably will not, by iteelf be 
sufficient to bring about rapid electrification amongst the com- 
munity., . | 8 i 


OUR PERSONAL COLUMN, P 3 
The Editors invite electrical s, whether connected with the 
technical or the commercial side of the profession and industry, 
also electrio tramway and railway officials, to keep readers of the 
' HLEOTRICAL REVIEW posted as to their movements, | 


Mr. W. А.. WELDEN, station superintendent at the Rawtenstall 
electricity. works, who has been appointed to a similar position at 
Stoke-on-Trent, was, on. September 30th, presented with a gold 
albert by the employés and staff at Rawtenstall as an expression of 
the esteem in which he was held. The presentation was made by 
Mr. Stewart, borough electrical engineer. A large number of 
applications were received for the vacant position, Four candi- 
dates were interviewed by the Committee on Wednesday, September 
29th, and Mr. S. Н. WILKES, of the Cleveland and Durham Electric 
Power Co., was appointed, | : | 
Dandalk Urban Council has increased the salary of its electrical 
engineer, Мв. Р, А. SPALDING, from £500 to £575 per annum. 


Chesterfield Town Council has granted the following increases in ` 


salary :—Mr, Davies, station superintendent, from £300 to £432 ; 


` share). are: Е, 


Mr. Penker, mains superintendent, from 8292 to 2418; Mr, ӨШ 
shift engineer, from £228 to £322 ; Mr. Mott, shift engineer, from 
£218 to £299 ; Mr. G. Boden, shift engineer, from £198 to $271; 
Mr. A. P. Biggin, meter superintendent, from £261 to £360. 

The financial Press reports that SIR PHILIP LLOYD-GREAME, 
K.B.E., M.P., has retired from the Board of thé Anglo-Argentine 
Tramways Co., Ltd., on accepting office as Parliamentary Secretary 
to the Board of Trade. d UL Ned Ti a eM ЫЛ 

Мв. P. J. PRINGLE, general manager and chief engineer of the 
Electric Supply Co. of Victoria, who has been paying a visit to this 
country with his family, pertly on holiday and partly in connection 
with the business of the company, is returning to Australia to-day 
per P. & ©. а.в. Mantua, | T | eM. 

Мв. P. GORDON HIEATT, of Derby, has been appointed shift 
charge engineer at Croydon. 

Мв. HERBERT MASON, for six years mechanical and electrical 
engineer to Taquah Mine and Abosso Mine of West Africa, has 
gone into partnership with Messss. Hyde & Thomson, Ltd., elec- 
trical and mechanical engineers, Fitzalan Square, Sheffield. ` 

Obituary.—Dnz. Нсао CASSIRER.—The death is announced from 
Berlin, at the early age of 51 years, of Dr. Hugo Cassirer, a leading 
authority on electric cable and wire manufacture. The deceased 
was born in Breslau, and started his career in the cable works of a 
relative in Vienna; later he came to England to complete his 
studies, and was, it is stated, for some time at the Johnson and 
Phillips’ works at Charlton, about the year 1892. Later he 
returned to Berlin, where in 1896 he started the electrio cable 
manufacturing firm of D. Cassirer & Co. 


NEW COMPANIES REGISTERED. 


Gilberts, Ltd. (170,394).—Private company. Registered 
September 23rd. Capital, 22,000 in 21 shares. Manufacturers of electrical 
fittings of all kinds, art metal work and metal furnishings, coppersmiths, &c. 
The first directors are: Н. Davies, 15, Hillfield Park, Muswell Hilt, N. 10; 
A. W. Green, High Beech, Pinner Road, Pinner; W. C. McMii.an, 9, The 
Grange Drive, Winchmore Hill, N. Registered office: 15, Hillfield Park, 
Muswell Hill, N. 10. 2 


Alan Evans, Ltd. (170,512).—Private company. Regis- 
tered September 29th. Capital, £1,000 in £1 shares. To carry on the b 

of electrical and automobile and general engineers, manufacturers of and 
dealers in motor cars, &c. The first directors are: H. E. Watts, Southlea, 
Fairfield Park Road, Cheltenham; C. S. Watts, Brenta, Leckhampton Road, 
Cheltenham; A. V. Evans, 6, Priory Street, Cheltenham. Secretary: C. S. 
Watts. Registered office: Grafton Motor Works, Norwood Road, Cheltenham. 


W. T. Rawcliffe, Ltd. (170,480).—Private company. Re- 
gistered September 27th. Capital, £10,000 in £1 shares. To acquire and turn 
to account lands and buildings in the U.K., U.S.A., Canada, ог elsewhere, 
and to carry on the business of electricians, mechanical engineers, suppliers 
of electricity for light, heat, motive power, or otherwise, &c. The subscribers 
(each with one share) are: W. T. Rawcliffe, 28, Osborne Road, Levenshulme, 
Manchester, electrical engineer; E. Jones, 3, Central Road, Blackpool, electrical 
engineer. The first directors are: T. S. Jones, 85, Reads Road, Blackpool ; 
E. Jones, W. A. Mortimer, 110, Reads Road, Blackpool, and W. T. Raw- 
cliffe, Registered office: 3, Greengate, Victoria Bridge, Salford.  - è 


Tillotsons, Ltd. (170,397).—Private company.^: Registered 
September 24th. Capital, £3,000 in £1 shares. To take over the business 
carried оп at 52, Kennington Park Road, London, as “ Tillotson Brothers,” 
and to carry on the business of electrical, sanitary, and hot-water engineers, 
manufacturers of electrical and mechanical instruments of all kinds, &c. The 
first directors are: S. G. Tillotson, 52, Kennington Park Road, S.E.11; C. R. 
Turner, 59, Canning Road, Croydon; R. N. Flint, Mount View, Otford, Kent; 
H. Campbell, 102, Chewton Road, Walthamstow. The two first named are 
ermanent. Secretary: S. G. Tillotson. Registered office: 59,' Kennington 
Park Road, S.E. 11. 


Dome Battery & Accessories, Ltd. (170,587).—Private 
company. Registered September 30th. 210,000 in 5,000 ordinary shares of 
10s. each, and 7,500 preferred shares of £1 each., To take over the business 
of an automobile and die engineer carried on by W. J. at 12, Hop 
Exchange, and 26, Southwark Street, S.E. The permanent directors are: 
S. B. Parcourt, 28-36, Salisbury House, E.C., managing director, Belgravia 
Properties, Ltd.; W. A. C. Dicketts, Poland House, xford Street, W.1, 
director, Supreme Radiator Co., Ltd. Registered office: 12, Hop Exchange, 


Southwark Street, S.E. 
Adapta Sign & Trading Co., Ltd. ( 170,452) .—Private com- 


pany. Registered September 2/th. Capital, £15,000 in #1 shares. To carry 
o1 the business of manufacturers of electrical or mechanical devices or 
apparatus ſor advertisement purposes, &c., and. to adopt an agreement with 
J. C. Wilson and D. Figur. The subscribers (each with one share) are: 
М. Figur, 31, Cossington Road, Westcliffe-on-Sea, clerk; E. Plunket, 48, 
Portsdown Road, W., electrical engineer; D. Figur, Leicester House 5, 
Green Street, Leicester Square, W.C.2, solicitor; J. C. Wilson, 10, Park 
Valley, Nottingham, manufacturer. The first directors are: D. Figur (chair- 
man) and J. C. Wilson (both permanent), and N. Figur. J. C. Wilson is 
managing director. Qualification £500. Registered office: Suite No. 1, 
Leicester House, 5, Green Street, Leicester Square, W.C.9. | 2 


Nelson Engineering Co., Ltd. (170,500).—Private com- 
pany. Registered September. Capital, £2,000 in 21 shares. To carry on the 
business of electrical and mechanical engineers, fitters, millwrights, founders, 
&c. The first directors are: С. Н. d 6, Railway Terrace, Brierfield; 
C. E. A. Young, 19, Market Square, Nelson; A. E. Adams, 115, Sackville 
Street, Brierficld; A. Roberts, Helmsdale Road, Nelson. Secretary: C. H. 
Kay. Registered office: 13, Market Square, Nelson. : 


Mille Co., Ltd. (170,411).—Private company. Registered 
September 24th. Capital, £500 in £l shares. To carry on the. business of 
electricians, mechanical 5 of electricity sale light, heat, 

ti or otherwise, &c. e permanent governing directors are: 
C. Milten (managing director), 65, Cawdor Road, Fallowfield; F. Law, 87, 
Richmond Street, Accrington. Registered office: 78, Deansgate Arcade, 


Manchester. | 
Farndons Power & General Electrical Co., Ltd. (170,442). 


private company. Registered September 25th. Capital, 00 in 21 
shares. To суа ы business indicated by the title, and to adopt an 
agreement with Farndons Electric, Ltd. The subscribers (each with one 
Farndon, 76, Carnarvon Road, Stratíord, E. 15. electrical 
engineer; H. M. Watson, Muirfield," Kilnacolm, Renfrewshire, physician 
The first directors are: F. Farndon (managin director), P. 
Watson, Н. King, and T. J. Penny. The first three 
Secretary: F. G. Saw.. Registered office: 


and surgeon. 
Farndon, H. M. 
are permanent. Qualification, £375. 

32, Romford Road, Stratford, E. 15. 
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OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES, 


Ballers, Ltd.—Trust deed dated September 15th, 1920, to 
secure £250,000 debentures, charged on certain properties in  Norton-in-the- 
Moors, Hanley, Tipton, and Newcastle-under-Lyne. Irustees: British Foreign 
and Colonial Corporation, Ltd. 

Chipperfield, Ltd.—Mortgage dated September 20th, 1920, 
to secure £448, charged on certain land and buildings in Lowestoft. Holder: 
W. J. Croft, 4, Thurston Road, Lowestoft. 

J. G. White & Co., Ltd.—Return dated July 18th, 1920 
(filed August 12th). Capital, £500,000 in £1 shares (180,000 preferred and 
390,000 ordinary), 180,000 preferred and 200,000 ordinary shares taken ир. 
£150,000 paid. £230,000 considered as paid. Mortgages and charges, Nil. 


CITY NOTES. 


The general meeting of the Société 

Swiss d'Exploitation des Cables Electriques of 

Companies. Lausanne has decided to pay a dividend 
at the rate of 20 per cent. 

The Watt A.C. fur Elektrische Unternehmungen of Glarus, 
which is closely associated with the Zurich Bank for Electrical 
Undertakings, reports a loss of 2,890,000 fr. for 1919-20, ав 
compared with а loss of 2,070,000 fr. in the previous year. 
Among the investments the report mentions that the Vorarl- 
berg power works of Andelsbuch paid a dividend of 5 per 
cent. for 1919, and the Allgau Electricity Co. a rate of 5 per 
cent. The further depreciation of the Austrian kroner геч 
duced the receipts from the Austrian undertakings to such a 
level as to have rendered necessary the conclusion of a fresh 
arrangement with the holders of the company’s debentures. 

The report of Escher, Wyss Ё Co., of Zurich, states that 
a further increase in the turnover took place in 1919-20. The 
hydraulic turbine departinent was very busy, and large sets 
of the new type of steam turbine were delivered by the 
respective departments, while the compressor shops were 
also well occupied. After making provision for depreciation 
the net profits are returned at 804.000 fr., as against 688,000 fr. 
in 1918-19, and the dividend is at the rate of 6 per cent., as 
compared with 5 per cent. on the ordinary share capital of 
6,500,000 fr. As it was desired not to be excluded from the 
Italian market owing to the fall in exchange, the company 
in conjunction with the firm of De Pretto, of Sehio, formed 
a limited company under the title of the Società Anonima de 
Pretto-Escher Wyss. ‘The stock of orders at the end of the 
financial year was greater than at the beginning, and the 
reserve manifested by customers in the summer of 1919 had 
since been replaced by the allocation of orders to a satisfactory 


extent. 
The shareholders in the Bank fur Elek- 
* The Zurich trische Unternechmungen of Zurich, at the 
Bank for annual meeting held in that city on Sep- 
Electrical tember 24th, adopted resolutions authoris- 
Undertakings. ing the directors to enter into agreements 


with the creditors on the basis of the 
&cheme of reorganisation recently detailed in this journal, and 
in this event to reduce the ordinary share capital from 
75,000,000 fr. to 18,750,000 fr. Before the resolutions were 
put to the vote, Dr. Frey, chairman of the board of directors, 
is reported to have stated that the deficiency for 1919-20 
amounted to 56,000,000 fr., that ап intermediary balance 
struck on September 90th showed a further loss of 7,000,000 fr., 
and that the total losses in consequence of the exchange losses 
through the war exceeded 150,000,000 fr. As to the question 
of various objections raised against the business management 
of the bank, the chairman emphasised the fact that the bank 
was intended for the cultivation of international financial 
transactions from its inception. During the early period of 
the war the problem had been examined of dividing the bank 
into two parallel undertakings, one of which would have 
absorbed the German interests, and the other all the other in- 
vestments, but the difficulties in the way were found to be 
insurmountable. The reproach that too much had been placed 
upon one card—the German—was only correct to a limited 
extent. The strong participation in German undertakings only 
dated from the time of the community of interests con- 
cluded in 1911 with the J.ahmeyer Co., but this had been 
and still was at present one of the most advantageous transac- 
tions undertaken by the bank. As to the remunerativeness of 
the investments, the chairman stated that that of the German 
stood at the top with а yield of 7.27 per cent. In conclusion, 
he remarked that the individual who could say that he had 
regarded before the war the possibility of German currency 
depreciating to the extent which it had done down to the 
present could be the first to throw stones at the bank. 


In his address at the annual meeting, Sir 


Cordoba Light George A. Touche said that the importance 


Power and of the San Roque lake was accentuated now 
Traction that fnel prices had risen to such an alarm- 
Co., Ltd. ing extent. From that lake thev derived 


all their water for the hydraulic generation 
of electric current. They maintained a reserve steam-power 
station for use in case of emergency, when there was a severe 
drought. Although there was no drought during the vear 
under review, they had been obliged %о put their steam etation 


into operation frequently, and the resulting loss would have 


been avoided had the regulation of the overflow of the water 
from the dam been arranged with more regard for the com- 
рапу'в requirements. The first consideration of the Govern- 
ment must be for irrigation, but they believed that some 
system of releasing the water could be arranged which, with- 
out injury to the interests of irrigation, would coincide with 
the period when the demand for electricity in the city was at 
its maximum. The Provincial Legislature had under con- 
sideration measures for raising and strengthening the dam. 
The gross receipts of the company's combined businesses were 
£200,635, an increase of 18 per cent. over 1919, and of 26 per 
cent. over 1914. ‘The improvement was being more than 
maintained in the current year. ‘The tramways company's 
figures showed а considerable unprovement over the previous 
year, in spite of the strike. ‘They had acquired the only 
other tramway system in the city, and when they had elec- 
trified a portion of it, it should prove a useful addition to the 
system. As regarded the Light & Power Co., there was no 
dearth of new business offering, and the expansion of late 
had been remarkable, but extensions, which under pre-war 
conditions would have been satisfactory, were no longer attrac- 
tive owing to increased cost. At present some consumers were 
actually paying less than the present cost of the service they 
received, and that could not be continued. The question of 
charges was engaging the attention of the board. They were 
not without hope that certuin new arrangements might be 
made which would enable the company to offer an improved 
service of tramways to the city, including the electrification 
of a portion of the recently acquired horse tramway. 


Presiding at the annual meeting, on 
Friday last, the Marquess of Winchester 
said he had to submit a satisfactory ac- 
account of the company's business. Not- 
withstanding the ever-growing increase in 
cost in all classes of material, and in wages, &e., and in spite 
of the heavy taxation, the year's trading had enabled them 
to maintain the same dividends as last year, without reduc- 
ing the carry forward to the current year. In reviewing the 
balance sheet, the chairman said that the leases and conces- 
sions of the various undertakings and the company's power 
stations, buildings, equipment, and land stood at lower figures 
than last year on account of the depreciation taken being 
more than the expenditure during the year. At the prices 
ruling to-day similar machinery could not be installed at 
anything like the prices at which the existing installations 
stood in the accounts. The revenue for the year amounted 
to £829,470, compared with £903,780 in the previous year. 
Sales of power, however, were practically the same, and the 
efficiency of generation and distribution was thoroughly main- 
tained, but increased costs arising out of the present con- 
ditions and some provisions for contingencies on local account, 
resulted in the lower earnings. The amount paid for the 
service of debentures in the shape of interest and premium 
amounted to £219,160, being some £10,500 less than last year. 
Depreciation and amounts written off and provision for British 
taxation amounted to £394,488. The net result for the year 
was a profit of £175,696 after making provision for all taxa- 
tion. Including the amount brought forward the total balance 
to the credit of the profit and loss account stood at £269.319. 
In respect of that balance the preference shareholders received 
three dividends, two each of 8 per cent. and one of 4 per 
cent., all less income tax, and the ordinary shareholders had 
received а dividend of 5 per cent., less income tax. in respect 
of the vear 1919. Those dividends absorbed £174,999, leaving 
a balance remaining to the credit of the profit and loss ac- 
count of £94,391, which had been carried forward to the 
current vear.. They were still without anv settlement of the 
relief from British income tax in respect of Colonial taxation. 
Since the last meeting their claim was heard bv the Special 
Commissioners of Income Tax, and was proved to their satis- 
faction on every point. and as far as thev were aware there 
was now nothing to Stand in the way of a settlement. An 
important matter to companies paying colonial taxes had 
recently been settled by the House of Lords on an appeal 
arising from a case heard in the Scotch courts. The effect 
of that ruling was that prior to the passing of the present 
Finance Act, preference shareholders in companies paying 
colonial tax were in the вате position as preference share- 
holders in other undertakings, viz., they were all subject to 
the payment of full British income tax. With regard to the 
question of the renewal of their earlier contracts, the first 
to fall in had been renewed by the consumer for a further 
period of five years. In that connection they recently sub. 
mitted a scheme for the consideration of the Transvaal Cham- 
ber of Mines for improving the conditions on which power 
was supplied in order to secure benefits to hoth consumer 
and supplier; while their pronosal was appreciated as being 
advantageous from a power point of view, it was decided that 
the alterations to the hours of mining which the scheme 
involved introduced difficulties which outweighed from the 
consumer's standpoint the advantages afforded bv the pro. 
posal. Referring to the position of the low-grade mines, the 
sneaker honed that when there was a cheapening of the price 
af commodities, and a reduction in the cost of living and 
production, it would still be a profitable enterprise to mine 
low-grade ore. А factor of a general character which. as 
regarded the sale of their power, had a steadying influence. 
was the fact that the supply of native labour was поё un- 


Victoria Falls 
and Transvaal 
Power Co., Ltd. 
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limited, and they found on taking а review over а long period 
that the sales of power varied with the number of natives 
employed. Generally speaking, natives displaced from low- 
grade mines could be absorbed by those with richer ore, and 
from their past experience the tendency was for the richer 
mines to also increase their demands for power with the 
increased labour supply offering, and thus offset the fall 
in demands resulting from the stoppage of low-grade mines. 
One could not lay down a definite rule or state to what 
dimensions that transference would be maintained, and 
whether the power which would result from the shut-down 
of large numbers of mines would all be absorbed, but up to 
the present their rate of supply had not fallen, in spite of 
large reductions of requirements by four of their consumers. 
During the current year the business had so far been satis- 
factorily maintained, and the amount of power sold was well 
np o that sold in the corresponding period of last year. 
Throughout the period under review an excellent service had 
been maintained, and the whole plant had worked satisfactorily 
and been well maintained, and the high efficiency of genera- 
tion attained was а great testimonial to the ability of their 
operating and maintenance staff. No new extensions of any 
importance had been carried out, but an addition to their 
transmission system would shortly be undertaken, and would 
be paid for out of capital resources already available. 

Mr. Arthur E. Hadley, C.B.E., seconded the motion. 

The Chairman, in reply to questions, said that up to the 
present no development had taken place in regard to the har- 
nessing of the Victoria Falls. It was а very large question 
to tackle, and unless there was a very considerable sale of 
power available in the immediate neighbourhood of the Falls, 
the project was not commercially advisable. 

Replymg to a shareholder who asked whether the Constan- 
tinesco wave transmission was likely to have any prejudicial 
effect upon the company, Mr. Hadley said he had seen the 
various installations that had been put up for water wave 
transmission, and he did not think it was in the least likely 
to affect the company in any way; unless possibly it might 
do so to its advantage. They were engaged on generation 
and transmission of very large amounts of power, while the 
water wave transmission plants were those purely for the local 
use of very small amounts, and when one came to deal with 
the bigger amounts, the size and strength of the pipes was 
a very great problem. The applications which he had seen 
for water wave transmission were those purely for the local 
use of power, and not for generation on a big scale. 

The report was adopted. 


Auckland Electric Tramways Co., Ltd.—The arrange- 


ments for the sale of the undertaking to the Corporation 
were completed during the year ended June, 1920. The 
amount payable by the Corporation was finally agreed at 
£1,227,201, payable as to 4834, 400 in debentures of the Cor- 
poration bearing interest at 54 per cent., £392,800 in deben- 
tures bearing interest at 5 per cent., and £1 8s. 7d. in cash, 
the whole of the debentures carrying interest from July 1st, 
1919, and being redeemable at par on July- Ist, 1940. The 
revenue for the year was composed principally of interest 
upon the Corporation debentures, less interest paid on loans 
and advances, and amounting to £63,083. After providing for 
all expenses chargeable to Revenue, including £17,855 for 
debenture interest, there is a balance on revenue account of 
£36,958, making with £9,777 brought forward, £46,735. The 
dividend on the preference shares to June last requires £9,000, 
and the directors now recommend that a dividend be paid 
on the ordinary shares of ls. 3d. per share, less income tax, 
which will require £28,125, and leave £9,610 to be carried 
forward. 


Sir W. G. Armstrong Whitworth & Co., Ltd.—The direc- 
tors report that for the four years ended December, 1919, the 
net profits, after making provision for taxation, depreciation, 
and the writing down of capital expenditure, amounted to 
£4,053,605. From this is deducted, says the Financial Times, 
£1,000,000 for further writing down of capital expenditure and 
£2,465,093 dividends paid for the four years, including the 
final distribution for 1919, leaving £588,512, which with the 
balance of £461,387 bronzht from 1915 gives a sum of 
£1,049,899 to be carried forward. The reorganisation of the 
works for peace industries is now complete, and much com- 
mercial work has been undertaken. But until the general 
conditions of manufacture become more stable it is difficult 
to make any forecast of the future. 


Killorglin Electric Light & Power Co., Ltd.—At the fourth 
annual meeting a very successful year’s working was re- 
ported. Increased consumption and advanced prices produced 
increased revenue. Coal now costs £5 per ton. as against 
33s. 6d. pre-war. Dividend 8 per cent., free of income fax, 
declared, a substantial sum going to reserve. 

Anglo-Argentine Tramways Co., Ltd.—The Financial 
Times reports that the board has decided to pay a further 
12 months’ arrears of dividend on the 54 per cent. cumula- 
tive first preference shares. 

Major & Co., Ltd.—An interim dividend of 33 per cent. 
on the preferred ordinary shares is announced. 

Rushden & District Electric Supply Co., Ltd.—Interim 
dividend of 5 per cent. per annum, less tax, for the half-year. 


Southern Brazil Electric Co., Ltd.—At the meeting held 
last week Mr. E. Н. Tootal said that the year’s workin 
had resulted in a profit of £1,500, compared with a loss 
£7,000 for the preceding year. The improvement, though 
hardly equal to what was hoped for was, on the whole, 
satisfactory. Notwithstanding certain temporary adverse fac- 
tors connected with Brazilian trade, their revenues had con- 
tinued to increase in a gratifying manner since the date at 
which the last accounts were made up. The services of the 
various undertakings had been carried out without any hitch. 
They had been exempt from any strike troubles. ‘The pro- 
gress in the development of the undertakings was decidedly : 
reassuring, and it only required a renewal of the former 
activity of the export trade of Brazil to make the progress 
more rapid and increasingly remunerative. 


Cuba Submarine Telegraph Co., Ltd.—Interim dividend 
for the half-year ended June at the rate of 5 per cent. per 
annum, free of tax, on the ordinary shares. 


The Danish Siemens-Schuckert Works.—The report of 
the Dansk A. S. Siemens-Schuckert states that the value of the 
turnover in the financial year ended on July 31st, 1990, 
amounted to 4,700,000 kronen. After providing for deprecia- 
tion, taxes, &c., the net profits are returned at 169,000 kr., 
which have permitted of a payment of a dividend at the rate 
of 10 per cent. on the share capital of 900,000 kr. 'The order 
brought into the new financial year represent 4,500,000 kr. 


Lancashire Wire Co., Ltd.—This company, of Trafford 
Park, have redeemed their 6 per cent. debenture stock, the 
holders having exchanged their stock for ordinary shares 
at 10s. per share premium. 


Bell Telephone Co.—This company has sold to a syndi- 
cate of bankers headed bv Messrs. J. b. Morgan, $25,000,000 
25-year 7 per cent. bonds at 95 per cent. dated from Sep- 
tember 30th.—Reuter. 


Dundee, Broughty Ferry & District Tramways Co.—Divi- 
dend at the rate of 5 per cent. per annum, less tax, on the 
ordinary shares. To reserve, £1,500; carried forward, £309. 


es 


STOCKS AND SHARES, 


TUESDAY EVENING. 


CONDITIONS tend to repeat themselves in the Stock Exchange 
these days. With the coal strike still nominally in suspense, 
and other labour troubles hovering about in the near prospect, 
markets can hardly be expected to go ahead with any great 
verve. The Bank Rate also dangles its 8 per cent. apprehen- 
sion over finance and commerce, but in spite of all its draw- 
backs, Stock Exchange business goes on steadily. The diffi- 
culties in trade circles are making their mark upon quotations. 
This week it is the motor share market that has suffered 
rather sharply owing to the advertised ‘‘ cuts in prices and 
to the closing down of a big works in America. Every day 
adds new testimony to the hard times that confront industry 
in the coming winter. But Stock Exchange philosophy says 
that we have seen inuch the same sort of thing before, and 
e the worst troubles which men have are those which never 
appen. 

The Metropolitan District Railway is the first to be handed 
back to its own proprietors, apart from the Government con- 
trol, and the company is now on its own feet in the matter 
of expenditure and assets. The price had been dull at 173, 
and it promptly recovered to 184. Underground incomes 
weakened to 66}, a drop of 1, and the shilling shares keep at 
6s. 6d. Central London guaranteed ordinary stock is 2 higher 
at 434 on the success of the new Ealing extension. The pre- 
ferred stock is 454, and the deferred 41. 

In the foreign yroup, British Columbia preferred and de- 
ferred have come to the same level, with rises to 504. Bombay 
Electric preference at 12} аге 15s. lower. The ordinary 
stock is quoted at the nominal price of 78-88; the last bargain 
marked in the stock is at 103 at the end of July. Brazilian 
Tractions are steady at 46s., and the preferred 814, the latter 
attracting a fair degree of attention. British Electric Tractions 
remain tolerably firm at 314, the preference at 614; the 5 per 
cent debenture stock is now ex dividend at 65. A “ special ” 
bargain is marked this week in London United Tramways 
preference at 2s. 6d., and London Suburban preference have 
been done as high as 3s. 9d. The Mexican issues are still 
beneath the cloud of uncertainty as to what really is happen- 
ing under the rule of the new President Obregon. People are 
beginning to complain that he does not seem to be getting on 
with things as quickly as hope had expected. 

The Commercial Cable Company has again approached some 
of the holders of comparatively small amounts of its 4 per cent. 
debenture stock, offering 80 per cent. Therefore the price, 
which fell 12 points lust month when the previous offer of the 
same price was withdrawn, has been put up again to 79. Two 
consecutive bargains were marked on October 1, one at 69 and 
the next at 794. Proprietors who have the chance of selling 
to the company at 80 should certainly accept the bid, even at 
the risk of a highe~ price being offered later, which appears 
improbable unless the American exchange should move further 
against this country. 
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i Marconis continue to improve, and at 2§ again show 1/16 
rise. The preference hardened to 9 11/16. Cable stocks as 
a whole are firm, with' Eastern Extensions up to 15. There 
seems to be a certain amount of Eastern Telegraph stock in 
the market on behalf of deceased accounts, but it is being 
steadily absorbed in the neighbourhood of 148. Westerns are 
144 ex dividend. Cuban Telephone 6 per cent. bonds at 85 
are 4 points lower. In the manufacturing group, Callenders 
stiffened to 13, and the preference to 18s. 9d. 

Other manufacturing shares, however, are inclined to be 
dull British Aluminiums have drooped а little to 1 1/32, and 
Edisons to about the same price. In fact, both of them might 
be obtainable at £1. British Insulated at 33s. 9d. are ex 
dividend. The steady шш g of industrials to which the 
London share market has been accustomed from Birmingham 
has given place to а disposition to sell, and this is also notice- 
able from Sheffield and from centres farther north. The result 
is that the ordinary buyer in the South, knowing pretty well 
whence sales are coming, is inclined to hold his hand, and the 
demand for industrials of all kinds is comparatively meagre. 
This applies also to the armament companies. The Armstrong 
company issued its report the other day, the first for several 
years, and, although the figures are considered good as a 
whole, they produced a certain amount of disappointment, 
and the shares eased off to 248., while Vickers remain in the 
neighbourhood of 22s. 6d. The rubber share market, after a 
brief spasm of firmness, again reacted as the price of the 
produce fell to just under 1s. 6d. per lb. From this it is in- 
ferred that the steps that are being taken by the Rubber 
Growers' Association in the direction of curtailment of output 
may take some little time to become effective. Meanwhile, 
the supply of rubber outstrips the demand, and the fear 
remains present that there will be a considerable surplus of 
rubber at the end of this year. — 


, SHARE LIST OF ELEOTBIOAL OOMPANIES, 
Homs ELsorR:0cTTY CowPARIBS. 
Dividend Price 


— Oct. 5, Yiela 
1918. 1919, 1920. Rise or fall. p.o, 
Brompton өө эө oe 8 . 19 = 49 19 Q 
Charing Cross ee ee 4 7 — 10 18 6 
j do. do. do A Pref, eo 44 4 — 8 8 8 
Chelsea.. ee ee ео ое 8 4 m 1 19 6 
пы ee e 8 10 -— 8 11 10 
0. do. 6 per cent. Pref, .. 6 6 19 — 8 11 3 
County of don . oe 0 1 8 = 10 17 0 
. fo .....do.6 peroent. Pref. 6 6 — 77 8 
Kensiog*on e œ 8 1 — 9 0 6 
London E'ectrie .. e „„ Nil 9) 1 = 60 0 
do. Go. 6perocent.Pref... 6 6 8 == 10 0 0 
Metropolen. ee t oe eo а A — к к - 
5 cent. Pref, .. | — 
Bt, James and Рай Mail „ 18 1% — 919 
Bouth London en 6 6 ха -— 10 1 8 
South Metropolitan Pref, .. ee q 1 17/- — 8 48 
Westminster Ordinary .. . . 8 10 b — 10 0 0 
MEE: те TRLEGRAPES ARD TELEPHONES, 
Anglo-Am. Tel, Pref... „ 6 6 — 7 14 10 
oie тп - I5 
e ee ce ee == 
Cuba Sub.. oe ce өө 1 7 Tixd + i е9 6 8 
Eastern Extension oe ee ee 8 10 16 — 98 18 4 
Eastern Tel. Ота, ee oe өө 8 10 114 = 6 14 4 
Globe Tel, and Т. ce ee ^ 8 à M 14 = ъч 18 0 
do. do. ¢ ee өө 6 6 8xd = i 7 10 0 
Great Northern Tal. ee eo 2 29 90 = 1t 0 0 
. оо ` өө ee 18 18 ю — 8 8 8 
oo оо 9 36 24 +x 8 18 10 
Oriental Tele Те! Ота, .. ee 10 13 3 A -— va *4 18 4 
Unite ee | ee 8 8 " — +8 8 0 
West ага ала 8 ee 90 1/8 No — Nil 
Western Telegraph. ee ee 8 19 | 148ха -— *8 16 ( 
Homs Ran. 
Central London Ord. Assented .. 4 4 111 +3 940 
Metrop 3liten „„ „„ A . 91 — 816 8 
do. District Nil 18 1 1 Nil 
Underground Electric Ordinary.. . NU NO 2 — Nil 
do. do. .. NI NI 6. 6 — Nu 
do. do. Inoome .. 6 4 664 — 1 — 


Fomngiom Trams, ёс, 


anp aan, Tram: сз Den . NI 5 Bi — 8 9 2 
* do. „ Ni N " - Nil 
"de. do. б 8 Deb. о 5 b 67 +8 8 18 10 
Brazil Tractions oe ee ee Nil Nil 46 — Nil 
Bombay Electric Pref. .. 8 8 194 — 416 0 
British Columbia Elec. Bly. Pioe, 6 5 51 +1 9 6 2 
do. do. Preferrred N 8 60} +2 6 7 8 
do. do,  Deferred Nil B 50) +8) *6 7 8 
Mexico Trams 6 per cent, Bonds.. N Nü 44 — Nil 
do. 6 cent. Bonds.. Nil Nil B4 — Nil 
Merican Light Qommon .. „ Nil Nil 14 — Nil 
do, Pref. ee ee Nil Nil 974 =. 1 ип 
40. ist Bonds .. . ND Nil 66 9 Nil 
b MANUFAOTURING COMPANIBS. 
Babeock & Wilcox x) ее е 15 16 % — 96 0 0 
tish Aluminium Ord, ee ее 10 10 1 -— 9 14 9 
British Insulated Ord. oe ee 193 16 ipu -— 8 17 10 
Callenders ее ed ee eo 95 + 90 10 18 2 
TM 60 Pref, .. ee ee 18/9 + 9а. 618 8 
Oastner- Kellner ee ee ее 7 m€— 5 18 ќ 
Orompton Ord. ee ee 10 10 17/6 — 11 8 6 
Bdison-Swan, ы А d: ee 10 10 20/8 = 6d. 9 15 2 
do. Б per oén$. Deb, ee 6 6 784 — 6 6 9 
lilectrio Construction oo 5. 10 10 18/8 — 16 19 2 
Gen. Eleo. Pref. .. „ „ 84 6 18/6 — 7 0 5 
0. rd, ce ee ее ` 10 10 38 x — 97 9 10 
uw ТҮ os ee ee 2 0 "i 145 18 — 9 4 8 
о, Pret.. ee ee oe — 7 40 
India - Rubber. ев өө ee 10 10 Р 11 = .*8 0 0 
Met.-Viokers Pret. "T m ee — 8 — 7 8 2 
Siemens Ord.. os e ee 10 10 95/- — *8 00 
Telegraph Con. - ee "ES 90 — 6 00 


* Dividends paid free of Income Tax, 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according Vo quantities and other droninstanosi, 


Tuesday. October. 5th. 


CH EMICALS, &c. Prios, Ino, m Deo, 
a Acid, Oxalio өөө ecc eoe eco per 1b. й 
а Ammoniac Sal рег ton exo 8 + eee + 
a Ammonia, Muriate (large бгумай on £92 | БЕ 
а Bisulphide of Carbon 0 99 ` Uy eee "TT! 
a Borax ees. 2 Vus xm эб, »'^ OA US £l Sq SESS ЫРУ: T 
a Copper Bulphate "TT өөө eee 1] * ..е 
н Potash, Chlorate m ane coo per lb. ase 
Perchlorate sc iue ” ss 
a Shellao .. OUO perowt · £82 10s. w 
a Bulphate of Magnesia M ,. рег ton 818 vu 
a Sulphur, Sublimed Flowers. „ po 
ump өөө , 
2 d Boda, 7 өө 888 per lb. ‘ 6d. А 
rystals por ton &18 i E 
a Many се ЭК casks per 1р, ae = 
METALS, &c. 

Babbitt's Metal per ton 49510 2800 "E 
FVV 1/5 emule 
c „ Tubes (solid drawn). ... „ 16 10 1/6} 34. dec. 

с " е, is " 1/43 ees 
c сор Tubes (solid drawn) M is 1/9 , dec, 
c Bars (best оек. . per ton - £16 - 24 dec. 
c „ „ Sheet. „ gee" CES 2" 8164 - £4 dec. - 
c 99 Rod m ove ml a9 £164 £4 dec. 
d „ (Electrolytic) Bars он £14 — £4 dec 
d T] T heets ss 9 £158 E 
d [Y] 2 LI] ' W Rods.. » #180 i 2A. dec. 
d n 1 Н.С. Wire. per lb. Mat 34. dec 
f ee өөө eee eee 97 3 i i eee 
f Sheet es coe ecc os B- f p 
n German Bilver Wire 906 Р 9% i Ww. i ае» 
h Gutte-percha, fine  .. » 14J- xr 
A India-rubber, Para fine n 1/6 : 2d. dec 
1 Iron Pig (Cleveland Warrants) per ton Nom. е 
» Wire, galv. No. 8, Р.О. quai. " 259 e 
g Lead, Pig эое ooo eee ?* £836 305. dec. 
g Mercury .. рег bot. £18 (о £18 5s. 5s. to 10s. dec 
e Mica (in original cases) small per lb. 6d. to iS 
: " " s, medium., " 5/- to 10/- .. 
ge тее op 2/6 to 25/- & р oe 
p 5 Phosphor Bronze, plain castings mA 1/6 to 1/11 Z 
p ji „ rolled bars and rods Бу 2/5 to 2/8 2d. to Bd. inc 
rolled strip & done " | 2/5 to 2/9 2 
" Biliclum Bronze Wire es 0. per lb. 2J- 2 
т Steel, Magnet, in bara SA 1/8 


n Tin, Blook (English) .. I. ver ton 


Wire Nos. 1 to 16 . eo. per lb. 


4/9 
£78 to £800 wee 


& G. Boor & Co. 
c Thos. Bolton & Sons, Lid: 
d Frederick Smith & Co, 
eF. Wi & Sons i Richard Johnson & Nephew, Lad 
f India-Rubber, Gutta-Percha and a Р. Ormiston & Sons, 
Telegraph Works Co., Lid. pipe ree 
| г W. F. Dennis & Co, 


Electric Vehicles in the U.S. A—A summary is given in 
the Electrical World of six papers presented to the Electric 
Vehicle Section of the N.E.L.A. at its recent Convention at 
Pasadena, U.8.A. Further development of electric vehicle 
business is said to depend upon more active co-operation by 
central stations, the establishment of adequate garage facili- 
ties, and the keeping of accurate cost records. A ‘60-car 
garage is considered to be the minimum on which to establish 
a profitable business. Even then it is difficult to make the 
garage pay by the supply of energy unless supplemented by 
the sale of accessories, &c. From 15 to 18 miles per day is the 
average delivery mileage where horses are used. The average 
speed of a 2-ton electric truck is 14 tó. 15 M. p. H. Rural or 
interurban deliveries of long mileage can be dealt with only 
by the petrol or steam vehicle. Electric vehicles are often 
abused in two ways, viz., by attempting to perform long 
mileage at high speed, and by constant neglect of the battery. 
It was shown that the cost per ton-mile for petrol 
vehicles rose from 5.3 cents in 1915 to 6.75 cents in 1919, 
whilst- the corresponding cost for electric vehicles de- 
creased consistently from 4.74 cents per ton-mile in 1915 to 
4.17 cents in 1919. During the same period the average capa- 
city per vehicle increased from 3 to p 27 tons in the case of 
petrol vehicles and from 1.6 to 2.7 tons in the case of electric 
vehicles. The above costs include all expenses except interest, 
depreciation, insurance, and drivers’ wages. From a large 
mass of operating cost figures it appears that the cost of 
operating the electric vchicle, taking all factors into con- 
sideration, is about half the cost of petrol transport for similar 
operating ‘conditions. One of the speakers emphasised the fact 
that electric vehicles should be used for all work within their 
capacity because they are more economical than petrol 
vehicles, and the latter should be used only for work beyond 
the capacity’ of electric trucks. Complete accurate operatinc- 
cost records from large users show that a 5-ton petrol vehicle, 
operating about 40 miles per day, costs from $5 to 810 per 
day more than a 5-ton electric vehicle doing the same work.— 
Technical Review. 


+ 


Vol 87. No. 2237, Остовив 8,1920] THE ELECTRICAL REVIEW. 


· 478 


AUSTRALIA: A CRITICAL MARKET. ' 


According to II.M. Trade Commissioner 


Competition in Australia, the position regarding United 
to be met. States and Japanese competition in the 


| Australian Commonwealth has not altered 
greatly during the past 12 months. The state of the dollar 
exchange has naturally had an adverse influence on American 
imports. | 

The large increase in Ámerican trade has brought a number 
of American firins, new to Australia, and inexperienced in 
overseas trade generally, into close contact with Australian 
firms. The latter in many cases have been dissatisfied with 
American methods, and the bulk of the trade should revert 
to the United Kingdom. 

On the other hand, it is understood that various American 
organisations are making strenuous efforts to promote greater 
efficiency in export methods. 
the future American competition will be felt more particularly 
in machinery, small tools, hardware, metals, motor cars, and 
specialities of various kinds. It will be noted that the fore- 
going are particularly the lines of trade in which British 
manufacturers are urged to improve their commercial organisa- 
tion. | 

The Japanese methods of trade and quality of goods supplied 
have continued to be unsatisfactory. 

As will have been noted from our leading columns recently, 
Japan is making great national efforts to improve her methods 
of manufacture and trading, and it is difficult to forecast the 
result of these etforts combined with the factor of cheap 
labour, though, as we have indicated, finality has not been 
reached in regard to labour, wages, and conditions. It appears 
probable that Japan will lose the bulk of her trade with 
Australia, which was created during the war. 

In view of the circumstance that most of the raw materials 
necessary for manufacture exist in Australia, it is rather the 
competition arising from this factor that will have to be 
reckoned with by British exporters. 


The progress made in the Commonwealth 
in working up its copper production 
(which totalled £4,500,000 in value in 1915) 
is of interest to electrical manufacturers, 
particularly those who have established or contemplate the 
establishment of branch factories there. Works are estab- 
lished within the Commonwealth for the refining of copper 
as follows: At Port Kembla, N.S.W., owned by the Electroly- 
tic Refining and Smelting Co. of Australia, Ltd., with a 
capacity for an output of 44,000 tons of electrolytic and fire- 
refined copper per annum. At Wallaroo, S.A. (Wallaroo and 
Moonta Mining & Smelting Co., Ltd.), with a capacity for 
an output of 9,000 tons of refined copper per annum. At 
Bowen, Q. (Mount Elliott, Ltd.), with a capacity for an output 
of 9,000 tons of refined copper per annum. At Lithgow, 
.N.S.W. (Mouramba Mines, Ltd.), with a capacity for an 
output of 2,500 tons of refined copper per annum. At Kandos, 
N.S.W., works are being erected for the C.S.A. Mines, which, 
when completed, will have a capacity for an output of 2,500 
tons of electrolytic copper per annum. 

Metal Manufacturers, Ltd., are now manufacturing at Port 
Kembla, N.S.W., high conductivity copper wire, rods, bars, 
and strips. All the usual sections of bar and strip are being 
made as well as special sections including commutator seg- 
ments. Hard and soft-drawn copper wire, and square, hexa- 
gonal, and round rods are produced in all sizes. Square and 
rectanglar wire of the dimensions of circular wire is made to 
order. Stranding machinery has been installed by the com- 
pany to make hard-drawn bare copper strand of all known 
sizes. Single and double cotton-covered wires form a regular 
part of the output. The extension of the works to cover a 
wider field of production is now under consideration. 

With regard to wolfram and molybdenite, the arrangement 
*whereby during the war the Imperial Government acquired 
the Australian output, has now terminated. 

Extensive deposits of iron ore and coal are widely distributed 
throughout Australia, but so far only two steel works have 
been established, viz., the Eshbank Iron Works, Lithgow, 
N.S.W.. and the Broken Hill Proprietary Co., Ltd., at New- 
castle, N.S.W. The Queensland Government has decided to 
proceed with the erection of a State steel works at Bowen, 
at a cost of about £3,000,000. 

The Lithgow works were established in 1907. In 1917 the 
output was 45,095 tons of pig iron and 19,667 tons of steel 
ingots. 

The Broken Hill Proprietary Co., Ltd., is utilising the 
immense deposit of iron ore at the Tron Knob quarries in 
South Australia, which are connected with the seaboard at 
Hummock Hill, a distance of about 36 miles, by the company's 
tramway. Extensive limestone works and loading bin at 
Devonport, Tasmania, as well as quarries їп New South 
Wales for dolomite, magnesite, &c., are also owned by the 
company. 

The number of men employed at the steel works, Newcastle, 
is 4.135. The capital expended on plant at Newcastle, Iron 
Knob, and other quarries, &c., to December 31st last, amounted 
to 44.300.054. 

A number of subsidiary industries have either been estab- 


Manufacturing 
Developments. 


It appears probable that in 


lished or are projected at Newcastle in connection with the 
steel works, including the manufacture of railway tires, axles, 
and other products of a capacity, as regards tires and axles, 
stated to be suflicient to meet the whole requirements of the 
Australian railways; the production of wire for fencing and 
general purposes; the manufacture of galvanised iron and 
black steel sheets; a tinplate works with a capacity of about 
30,000 tons per year; pipe and tube works; the manufacture 
of wire netting; a plate rolling mill for the production of 
ship-building and other plates. 

Some progress has been made towards the formation of an 
Australian Engineering Standards Association. Delay has 
occurred pending the formation of the Institution of Engineers 
of Australia, which was formally inaugurated in Sydney in. 
October, 1919. It is felt thatthe Institution, which is repre- 
sentative of engineers throughout Australia, 1s the proper 
body to undertake or be closely identified with the formation 
of the Australian Engineering Standards Association. 

Our readers will for the greater part be familiar with the 
Australian Association of British Manufacturers and their 
representatives. This Association, formed in 1910, has during 
the year usefully dealt with a number of important matters 
affecting the interests of British manufacturers and their 
representatives in Australia. The membership has now in- 
creased to 761, consisting of 295 representatives in Australia 
and 466 manufacturers in the United Kingdom. British manu- 
facturers may be recommended to join this Association. 


The total imports of machinery and other 


Import manufactures of metal in 1918-19 were 
Statistics. £17,000,000 in value, compared with 
£9.698,970 in the previous year, and 


£15,416,548 in 1914-15. 
The 1918-19 imports according to country of origin were: — 


£ Per cent. 
United Kingdom | 6,395,224 "T 37.3 
United States sus. Ж ы 8,509,002 "T 50.1 
Japan T" 524 ,280 des 3.0 
Other countries 1,631,088 9.6 
Total 416,995,544 .. 100.0 


Items of interest in the above class, together with countries 
of origin, are shown in the following table: — 


United United All 
Articles. Kingdom. States. Japan. countries. 
4 £ £ & 

Chain blocks and Tra- 

velling blocks 4,922 42,914 15 58,976 
Engines, gas and oil 21,608 106,003 — 141,202 
Dynamo electric 

machines 182,381 307,762 570 500,671 
Rock drills ... 5,152 46463 — 51,615 
Machine tools . 179,471 115,577 23 300,376 
Brass plate and sheet ... 4,039 1,508 11,629 17,776 
Copper plate and sheet... 30, 765 102,506 1,076 135,819 
Electrical fittings and i Pv | 

appliances m . . 55, 113 939,716 69,717 536,908 
Iron and steel plate and sheets : 

Corrugated galvanised 154,816 654,250 — 809,418 

Not corrugated do. .. 136.353 350,130 — 488,863 

Plain not galvanised .. 174,461 489,503 — 618,970 
Pipes and tubes, wrought 355,904 256,849 — 795,110 
Telephones, &c. ... n 9,411 69,596 — 80,864 
Tinned plates and sheets 2, 108,754 20,999 — 2,129,753 
Tools of trade, not being | 

machines - .. 991,082 488,505 5,962 804,392 


Hydro- electric Development. — Compared with other coun- 

tries, Australia offers little prospect of hydro-electric develop- 
ment. In Victoria and New South Wales various schemes 
are proposed. 
In Tasmania the Hydro-electric Department of the Tas. 
manian Government continued general extensions and survey 
work, reference to which has been made in these columns 
from time to time. 1% may be recorded that the present 
capacity of the plant is 18,000 H. p., and that during the year 
1918-19, 32,134,388 units were sold. It is proposed shortly to 
increase the horse power to about 60.000 to 70,000 н.р. The 
current vear's estimates include £558,000 for extensions. This 
amount forms the first instalment of an extension scheme 1п- 
volving a total capital expenditure of £2,500,000, but some 
vears will elapse before this is accomplished. Machinery 1s 
already on order to bring the total up to 54,000 H.P., and it is 
anticipated that two more 8.000-H.P. units will have to be 
ordered at an early date. When these latter are installed, 
the capacity of the power station will amount to 70,000 H. p., 
which will be sufficient to provide for the following require- 
ments: 30,000 н.р. for the electrolytic zinc works at Risdon, 
10,000 н.р. for the carbide works at Electrona, 6,000 н.р, for 
Hobart, and 3,000 н.р. for Launceston, leaving a substantial 
margin for use as required. "Tenders are at the present time 
being considered for the supply of material and erection of 
another double-circuit transmission line from the Waddamana 
power station to Hobart, while a line is also to be erected for 
delivering power to Launceston. 
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Mr. Butters, the engineer to the Department, is starting 
on a tour of inspection of installations and works in North 
America and Europe. He will be in England in October, 
when it is hoped British manufacturers will be able to impress 
him with the desirability of placing his orders in this country. 

The scheme for the development of the brown coal deposits 
of Victoria has also been dealt with in some detail. The 
Commissioners recommend that the Victorian State should 
expend £3,000,000 on the generation of electricity from Mor- 
well brown coal, and that the scheme should be put in hand 
at once. It is proposed that the power house should have 
an initial capacity of 50,000 Kw.  Borings have proved the 
existence of about 150,000,000 tons of brown coal within a 
radius of а mile of the proposed power house at Morwell. 

The estimates include: Opening up Morwell Field, £221,000; 
electrical plant and system, £2,516,000; accommodation for 
workers, £150,000; briquetting plant, £30,000; total, £2,917,000. 

The estimated bulk selling price of electric current in the 
metropolitan area of Melbourne is .434d. per unit. 

The Adelaide Electric Supply Co., Ltd., has commenced 
the erection of à new power house on which it contemplates 
spending about £250,000. 'The station will take some years 
to complete. 

The extension which has marked the co-operative move- 
ment amongst Australian farmers may not appear at first 
sight to be of much interest to the electrical trade. Yet it 
is of importance by reason of the fact that it is leading to 
the centralisation of the purchase of all agricultural supplies, 
which include a very large number of small petrol or paraflin— 
driven electric power sets for farm use. There is а big 
demand for such sets, and any British firms which succeed 
in placing them on the market at prices comparable with 
American quotations will reap a profitable harvest. 


THE ELECTRIFICATION OF BRITISH 
RAILWAYS. 


Last week the Electrification of Railways Advisory Commit- 
tee, appointed by the Minister of Transport to inquire into 
railway electrification, issued an important interim report, 
of which an abstract is given below. The committee was 
constituted as follows :— 

Sir Alexander Kennedy (chairman); Sir John A. F. Aspinall, 
consulting mechanical engineer, Ministry of Transport; Mr. 
A. R. Cooper, engineer, Metropolitan District Railway and 
Tube Railways; Sir Philip Dawson; Sir Alexander Gibb, 
Director-General of Civil Engineering, M. of T.; Mr. Charles 
Н. Merz; Sir Philip Nash, Director-General of Trafic, M. 
of T.; Mr. Lightly Simpson, chief mechanical engineer, M. of 
T.; Mr. Roger T. Smith, electrical engineer, Great Western 
Railway; Sir John Snell, Chairman of the Electricity Com- 
mission; Sir Henry Thornton, general manager and consulting 
engineer, Great Eastern Railway, representing the railway 
companies. Mr. S. G. Redman, secretary. i 

The report was adopted unanimously. 


INTERIM REPORT. 


The committee has held 28 sittings, and has had before 
it witnesses representing British railways, as well as Mr. Ivan 
Ofverholm, chief electrical engineer to the Swedish State 
Railways, and Col. Huber-Stockar, consulting engineer to 
the Federal State Railways of Switzerland. On the side of 
electrical contractors it has also had as witnesses representa- 
tives of the British Thomson-Houston Co., the English Elec- 
tric Co., and the Metropolitan-Vickers Co., and a written 
communication from the Oerlikon Co. | 

The committee sent out in April, to all the chief railway 
companies, a questionnaire relating to the matters covered 
by the terms of reference, and from the replies to this, 
together with those sent in to the questionnaire issued in 
January by the Ministry, and the information given by the 
witnesses, full statistical tables have been prepared and have 
been considered in detail. 

It is very desirable that decisions on certain general points 
should be arrived at as soon as possible; the committee has, 
therefore, confined consideration, in the first instance, to 
points of this nature, and deals only with them in this 
interim report. Further matters are left over for à subsequent 
report. 

The terms of reference under which the committee was 
appointed are as follows :— 

l. Whether any regulations. should be made for the pur- 
pose of ensuring that the future electrification of railways 
in this country is carried out to the best advantage in regard 
to interchange of electric locomotives, and rolling Stock, 
uniformity. of equipment, and/or other matters. 

9. If any such regulations are desirable, what matters 
should be dealt with, and what regulations should be made. 

3. How far it is desirable, if at all, that railways or sections 
of railwavs already electrified should be altered so that they 
may form parts of a unified system. 

In respect of reference 1, the committee considers it de- 
sirable that certain general regulations should be made for 
observance by the railway eompanies when electrifving their 
lines. These regulations should be directed specially to ensur- 


ing standardisation of those methods and appliances which 
are likely to prove the most satisfactory, but such regulations 
should put no avoidable difficulties in the way of the adoption 
in future of Improvements in methods or appliances. 

In respect of reference 2, in view of the desirability of the 
railways which are now contemplating immediate electrifica- 
tion knowing as soon as possible the decision of the Minister 
on certain fundamental inatters, the committee recommends 
that regulations should be issued in accordance with the 
following conditions :— 

(1) That in the case of those railways which have not as 
yet electrified апу lines, as well as those which at present 
have electrified all or part of their lines on a direct-current 
system, their electrification, or extended electrification as 
the case may be, should be carried out on the direct-current 
system. 

(п) That the standard pressure of the direct-current system 
at the sub-station busbars shall be 1,500 volts, subject to (а) 
The continuance of any existing 600 volt and/or 1,200 volt 
Installations; (b) the adoption of half the standard voltage 
— 790) vults—in those cases where advantage would arise from 
the use of this lower pressure; and (є) the adoption of higher 


pressures—lunited to a multiple of the standard pressure—_ 


Where sufficient advantage would accrue. 

(iii) That both overhead and rail conductor collection should 
be permitted, as long as the position and general design of 
the conductors and structures are in accordance with recom- 
mendations which will be made in a subsequent report. In 
that report the committee will also suggest the regulations 
required to ensure that locomotives and/or motor coaches 
shall be able, wherever it may be necessary, to run at two 
different voltages, e.g., 600/750 and 1,500 v., and/or with 
either rail or overhead collection. 

(iv) That the generation of current, for direct-current lines 
should be alternating 3-phase, at such voltage as may be 
desirable in each case. 

(v) That in the case of existing generating stations supply- 
ing at any frequency between 25 and 50 cycles it is unneces- 
sary to make any change in frequency, but where any one 
such frequency is in general use in а particular electricity 
district, any new power station put down in that district 
for supplying a railway should adopt the frequency which 
has been approved by the Electricity Commissioners or is in 
general use in that district. | 

Alternating current supplied to the sub-stations at a fre- 
quency of 50 cycles can be used for railway purposes without 
any detriment to railway working. 

In respect of reference 3, the committee recommends :— 

(i) That the electrical system of working in use on the 
Brighton Co.'s suburban lines need not be changed. 

(ii) That in view of the recent proposals of the Government 
as to grouping of railway companies, the question of the 
system on which the L.B. & S. Coast Railway Co.'s proposed 
extensions to the coast should" be carried out is now—in the 
event of the Government's proposals being approved by Par- 
liament—one for special consideration from the point of view 
of the requirements of through working and interchange- 
ability of traffic with the other systems forming part of the 
proposed southern group. Subject to these matters receiving 
the fullest consideration, and provided the completion of the 
proposed extension on the present svstem shows a substantial 
financial advantage, the committee is of opinion that it should 
be allowed. 

The report can be obtained from H.M. Stationery Office, 
Imperial House, Kingsway, W.C. 2, price 3d. net. 


I. E. E. Benevolent Fund.— The report of the Committee 
of Management and the statement of accounts for the year 
1919 were unanimously adopted at the twenty-second annual 
general meeting that was held on May 90th last at the Institu- 
tion of Civil. Engineers, Mr. R. T. Smith, president of the 
I. E. E., presiding. Messrs. Sidney Sharp and J. Attfielg, 
F. C. A., were re-elected hon. auditors, and the Committee of 
Management for 1920-21 was appointed as follows: Represent- 
ing the Council: The President (ex-officio), Sir J. Devonshire, 
K.B.E., Col. Н. C, Sparks, Messrs. J. Sayers, D. N. Dunlop, 
Н. W. Clothier, H. J. Cash. Representing the contributors : 
Sir W. Slingo, Messrs. J. H. Rider, W. B. Esson, and the 
chairman of each Territorial Centre in the United Kingdom. 
The capital account stood on December 3lst last at 45,709, 
all of which is invested; the income was £805, and the 
accumulated income amounted to £1,750, of which £1,726 has 
been Invested. Among the larger donations received were 
two of 426 5s. from Messrs. Babcock & Wilcox, Ltd., and 
the Twenty-five ” Club respectively, and one of £25 from 
Messrs. W. T. Henley’s Telegraph Works Co., Ltd. During 
1919 25 applications for assistance were received, and the 
committee made grants in 24 cases as follows: One of £30, 
three of £25, seven of £10, six of £9 15s., one of £9, three 
of 48 15s., and three of £7 lüs., a total of £291 5s. for the 
year. 

The capital account of the Wilde Benevolent Fund stood 
on December 31st last at £2,557, the whole of which is 
invested, and brings in an annual income of £90. The 
balance standing to the credit of the income account on the 
same date was £7; no grant was made from this fund during 
the year. 
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Repairs and Depreciation in Relation to Capital and 
Revenue. 


By JAMES DALRYMPLE (General Manager of Glasgow 
Corporation Tramways). 


(Abstract.) E 


During the past few months I have had ample opportunity 
for studying the financial position of a large number of tram- 
way undertakings which are owned and operated by both 
companies and municipalities. I have invariably found that, 
where the financial position is shaky, the cars and other plant 
are general very much worn and the track very rocky. 
The reason for this state of affairs, we must assume, is, that 
those tramway authorities have not the necessary funds to 
keep their undertakings in а proper state of repair, and we 
find that there are no funds in the renewal and depreciation 
account. 

Many municipal authorities to-day seem quite prepared to 
give the very highest wages to their employés, but at the 
same time, entirely overlook the fact that their capital, as 
represented by the track and equipment, is rapidly going out 
of existence, and that the time is fast approaching when 
there will be no track and no equipment capable of earning 
revenue either for paying wages or for anything else. 

In operating a tramway undertaking, whatever happens, 
the capital must be maintained, and t lis can only be done 
by keeping the concern in as complete a state of repair from 
day to day as possible, and, in addition, setting aside from 
year to year whatever amount of depreciation has taken place 
during the previous 12 months. 

I have recently been going carefully into the hysical a 
financial condition of many tramway undertakings. 
position generally is that the revenue has not been DM à 
meet the increased wages granted to the staff, and, at the 
same time, enable the undertaking to spend what was re- 


` quired on repairs, and it generally follows, when you have 


too little spent in repairs, that you have nothing available 
to meet depreciation and renewal. 

Many tramway undertakings throughout the country are 
in а good state of repair, and have considerable renewal funds; 
I find, however, some undertakings in which renewals are 
being added to capital. I find others where too little is being 
placed to the renewal and depreciation funds, in order that 
a sum may be available for the relief of the rates. I find 
some other undertakings where the plant and equipment 


аге being starved to obviate the necessity for an increase in 


rates. 1 find other undertakings where the renewal fund 
has been actually depleted in order to relieve the rates. 

In all the instances above referred to, the tramway capital 
is being tampered with in order to meet the current adminis- 
trative expenses of the municipality. 

The two largest items under the heading repairs and main- 
tenance are, of course, track and rolling stock. The renewal 
of the track, which on a congested system occurs very fre- 
quently, is giving many of us much concern. Hitherto we 
have been reckoning on an average cost of about £4,000 per 
mile of single track, whereas the actual renewal is coming 
out at nearer £10,000. This increased cost has to be met 
in some way, and I would put in a very strong plea 
for the maintenance of our capital; this can only be done 
by keeping our system in thorough repair, and by setting 
aside ample funds to meet renewals. 

A number of municipal tramway systems are, and have 
always been, in a hopeless position financially, and will likely 
remain a charge on the rates, but I think it is generally 
agreed that the tramway passenger should pay for his ride. 
The revenue from fares should, therefore, be sufficient not 
only to meet all running expenses and keep the plant in good 
working order, but also to meet all charges for interest and 
ай fund, and to provide а fund to maintain the under- 
taking 


Repairs and Depreciation in Relation to Capital and 
Revenue. 


Ву R. L. HonsrIELU (General Manager, Cardiff Corporation 
Tramways.) 


(Abstract.) 


A SINKING fund is established for the purpose of redeeming 
debt within the period of time prescribed by the sanctioning 
authority, and by its means we may say that municipal pro- 
perty is obtained. It may well be named the Property 
acquisition fund.” 

A depreciation fund is established for the purpose of restor- 
fungus Pen and may be called the '' Property restoration 
und.” 


Now, so far as tramways are concerned, if the last-named 
fund is abolished, we must be prepared to acquiesce in per- 
petual indebtedness, for it is obvious that we should not have 
an undertaking debt-free at any time. The distinction between 
these funds, therefore, is not one in name only, it is one of 
principle. 


for it. 


MUNICIPAL TRAMWAYS ASSOCIATION 
(INCORPORATED.)—1V. 


— 


Provision for debt-redemption only, within the assumed 
useful life of the asset, is not prudently sufficient. There is a 
gradual wasting of the asset due to wear and tear, which 
cannot be met by current repairs charged to revenue annually, 
and it has been the experience of most tramway authorities 
that, for certain portions of the plant, and in particular per- 
manent way, the loan period has not, in the past, been fixed 
well within the actual life of the asset. Let it be clearly 
understood that a sinking fund is not also a depreciation fund. 
It is therefore not only desirable, but of the utmost import- 
ance, that proper provision should be made to meet future 
necessities, as well as contingencies. 

It should stand definitely and continually related to the 
revenue account. The declaration of so much profit with- 
out any provision for renewals is somewhat misleading. For 
wasting assets, that cannot be restored yearly, some provision 
should be made in the net revenue account, and no balance 


surplus should be treated as profit until that has been 


done. 

Alternatively, and by way of a minimum requirement, pro- 
vision should be made annually, and accumulated, for 
obsolescence. 

No prudent undertaking should absorb annually every avail- 
able £, without paying due regard to the demand which future 
years will almost certainly bring with them.- The hand-to- 
mouth policy is fraught with possible grave consequences. 
Therefore I put in a plea for sound finance, and the constant 
strengthening of our resources. 

It 1s not equitable that next year's passengers should be 
called upon to pay part of the fare of to-day's passengers, to 
the extent of the diminished value of the asset for which no 
provision is made this year. 

Present-day conditions serve to emphasise, most strongly, 
the wisdom of those authorities who have in the past, 
prudently made provision for renewals, and it is clear that 
with the altered values as we find them to-day, the provision 
which was thought to be necessary in pre-war days, must be 
considerably augmented to-day. The County Borough of 


. Walsall, with which the writer was until recently connected, 


accumulated a renewals fund which, in 1918, had reached its 
statutory limit. In 1919, in view of the increase in costs of 
material and labour which apparently are to remain more or 
less permanent, I advised it to seek authority to increase the 
maximum, and the local Legislation Committee granted a 
clause making the maximum two-fifths instead of one-fifth. 
When I took up my duties in Cardiff, I was pleased to observe 
that the Tramways Committee had accumulated funds for this 
purpose to the extent of £182,690 

It may be interesting to observe here that the Orders under 
the Act "of 1920 for Increased Fares require that '' The Cor- 
poration shall make reasonable provision for the proper repair 
and renewal of the undertaking.' 

With some authorities a tendency is springing up to borrow 
for renewals, which has the undesirable effect of keeping the 
maximum of debt alive. This tendency should, in my opinion, 
be discouraged. 

To the extent to which we abandon prudent methods of 
financing tramway undertakings, to that extent shall we inflict 
injury upon the stability and strength of the credit of local 
authorities, which has been achieved through years of com- 
шр thrift, and cultivated zealously by those who have pre- 
ce us. 


DISCUSSION ON THE FOREGOING PAPERS. 


Ald. Fenton (Sheffield) said that in Sheffield it was held 
that those who found the credit should have some return 
He protested against the injustice of requiring tram- 
ways to repair the paving which was so severely worn by 
the heavy motor traffic—but not by the tramcars. The charges 
for the maintenance of track should be put on the right 
shoulders. 

Ald. Parkın (Bradford) said that where the track had out- 
lasted the life of the loan, there was no reason why they 
should not borrow for renewal. A claim should be made 
on the Road Board for a fair share of the funds derived 
from taxation to make good the damage done to the roadbeds 
by heavy traffic. 

Мг. Н. P. Strokes (Plymouth) said that when the Tramway 
Committee at Plymouth, which maintained practically the 
whole roadway, put motor 'buses in operation, it was called 
upon by the Highways Committee to pay, lid. a bus mile. 
A protest should be lodged before the new motor transport 
legislation was carried out. When an undertaking had paid 
off a loan, it was entitled to raise new capital—otherwise the 
a ratepayers would pay for the future, which was 
unfair. 

Мг. W. Murray (Walthamstow) also asked why the present 
generation should provide a debt-free system for the next. 
Many items, such as land and buildings, bridges, and street 
widenings, would remain as good as ever for long years to 
come, and would in themselves constitute a fine legacy to 
Our successors, even if the permanent way and rolling- stock 
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should perish. Cars that had been running 15 years in 
Walthamstow had been rebuilt, and were better than before. 
Mr. J. M. McEunov (Manchester) said Parliament had laid 
it down that out of revenue they must pay expenses, interest, 
and sinking fund, after which they may provide a re- 
newals fund. To provide for renewals out of revenue would 
in future be a very grave problem; they would have to 
reborrow to make good wasting assets. | ; 

Mr. С. Furness (Blackpool) said he had to renew the whole 
track at а cost of 4280, 000. Three-quarters of the debt had 
been redeemed, and they would reborrow to that extent. 
Tramway managers were generally agreed on this subject, 
but unfortunately committees were persuaded to hand over 
a surplus to the rates. The word " profit" should not be 
used; they ought to set aside for renewals before showing 
any profit, even if it involved a deficit. 

Clr. West (Walthamstow) suggested that for the purpose 

of renewals the repayment of capital should be deferred for 
a few years. 
Mr. J, B, HaMILTON (Leeds) said the whole financial basis 
of municipal work depended upon the repayment of loans 
in stated periods. Thanks to their honourable observance 
of this rule, municipalities were able to borrow more cheaply 
than even the Government. They should be relieved of all 
unfair impediments to the provision of cheap transport. 

Mr. HORsFIELD, in reply, said the essence of the papers 
was а plea for sound finance. 

Mr. Beckett, replying for Mr. Dalrymple, remarked that 
their ancestors had done a great deal for them, and they 


should carry on the good work for the benefit of their 
successors. 


The Future of Capital Expenditure. 


By R. Sruart Pitcuer (General Manager, Edinburgh Corpora- 
„ АЗ tion Tramways.) 


( Abstract.) 


THE cost of some commodities required for the operation of a 
tramway system 1s only 100 per cent. up, but the costs of 
materials for the construction of permanent way and new 
cars is considerably higher. The pre-war cost of permanent 
way construction may be put at £12,000 per mile of double 
track; at the present time the cost is-in the neighbourhood of 
£40,000 per mile of double track, this being over 230 per cent. 
increase. With regard to rolling stock, in pre-war days single- 
truck top-covered cars with the latest electrical and mechanical 
equipment could be obtained for £900 each. To-day these 
cars will cost approximately £2,800, or over 200 per cent. in- 
crease. I have recently had to provide top covers for the 
Edinburgh cable cars, which are at present costing £550 each. 
These could have been obtained in 1914 for £120 each, and 
there appears to be no immediate prospect of the costs coming 
down for this class of work. ‘The same abnormal increase 
applies to the construction of new buildings and to the pro- 
vision of new plant, so that in this respect capital expenditure 
on new equipment or on new lines is very severely handi- 
capped. 

Capital expenditure requires new money, and money at 
present is only obtained at a high rate of interest. Pre-war 
money could be obtained at 3 per cent.; now, even with the 
best security, such as the large municipalities сап give, 6 per 
cent. is required, 

The present price of the 1999-47 5 per cent. Government 
loan stands at £85 per cent. At that price it will yield a 
dividend of £5 19s. per cent. per annum, and if the redemp- 
tion is added, £6 5s. It is not clear that even now the peak 
price of money has been reached. 

In considering this question we are therefore faced with the 
fact that new works require approximately 950 per cent. more 
capital for the same work, and that the rate of interest re- 
quired is 100 per cent. up. 

The question of new capital expenditure would solve itself 
if the revenue could be made to increase in the same ratio as 
the working expenses. 

Most of the transport undertakings have been slow in raising 
the fares. The process of increasing the cost of travel must 
necessarily be slow and gradual, otherwise passengers will 
cease to ride or will ride less frequently. f the fares are 
ruised gradually it will not be felt so much by the public; and 
the decrease in passengers carried— which is so noticeable all 
over the country—will be but a temporary state. 

It is an extraordinary phase of the present public attitude 
that persons will willingly pay 100 to 200 per cent. for most 
commodities, but will not pay 100 per cent. increase on the 
car fares. In the course of time, I believe, the public will 
get over this, and will realise that the distance which can 
now be given for transport is only half what could be given 
in pre-war days. When this state is reached the financial 
position of the tramways will improve and the outlook for 
tramway capital expenditure will be more encouraging. 

There is a great field for the motor 'bus, which can deal 
with extensions and new routes without any relatively great 
capital expenditure. In the case of unprofitable tramway 
routes, when the question of the renewal of the permanent 
way has to be considered, many such routes will be worked 
by motor ’buses or other railless vehicles. 

In considering the question of the form of traction to be 
adopted in Edinburgh, the problem is not substantially differ- 


ent from those of electric undertakings which have in the near 
future to face extensive renewals of their permanent way. 
If electrification is carried out, the cost will be £695,700, com- 
pared with £1,677,600, for a new system. The cost of a new 
system would work out at 4.5474. per mile as against 2.6724. 
per ’bus mile for a similar number of 'buses costing £456,640— 
the mileage being the same in each case—viz., 5,759,520. In 
these figures similar amounts are provided for plant and build- 
ings. The 'bus has a considerable advantage in capital expen- 
diture over the figures for a complete new electric system, even 
providing for the same total seating capacity (£729,900). On 
the other hand,-the working expenses of the 'bus are higher 
than those of the electric car. | 

When suburban routes are considered, or routes which have 
not a heavy traffic, the cost of capital expenditure for electric 
cars becomes prohibitive. It is in these circumstances that 
the motor ’bus will become the cheaper vehicle to operate. 
The total cost of capital expenditure depends upon the fre- 
quency of the bus service. The bus may be made to pay 
where the service is infrequent, the only condition being that 
the vehicle will require to be fairly well filled with passengers. 

Future extensions and new routes will probably take the 
form of motor 'buses, or other vehicles not dependent on a 
costly permanent way. New transport will be provided and 
faster vehicles will be used and development will be quick. The 
'bus should be used where the tramway cannot be used, and 
the one vehicle made supplementary to the other; I do not 
think that they need be competitive. | : 

In Edinburgh the intention is to run all the extensions with 
'buses, and iustead of spending new capital on a tramway 
where the traffic is not sufficiently heavy to pay the high 
capital charges, motor 'buses are to be run. Only the future 
can tell at what point it will pay to lay tramway rails. 


DISCUSSION. 


Mr. J. M. McEra&ox (Manchester), referring to the author's 
comparative figures, pointed out that while the capital cost 
of the 'buses was lower for the same number of vehicles, the 
working costs would be doubled owing to the greater number 
of 'buses required. | a 

Ald. Paitin (Bradford) said they must be cautious in incur- 
ring capital expenditure. No outlay should be permitted 
which did not help the tramways to be productive—not for 
road-widening, &c. | | 

Mr. R. H. \№іикіхѕох (Bradford) said the working ex- 
penses of the 'bus were higher than those of the tramcar, 
and the latter were higher than those of the railless car; 
why, then, should they prefer motor 'buses to railless trolley 
cars? А railless car to carry 50 people was about to be put 
on the road; it was being built in Birmingham for him. 

Mr. E. S. Rayner (Hull) said the comparative figures were 
misleading unless accompanied by the number of car-miles 
run per mile of track. With regard to motor 'buses, the 
most unsatisfactory feature was the varying price of fuel. 
A 50 per cent. increase in cost of coal had less effect on the 
working costs of electric traction than a 50 per. cent. increase 
in cost of petrol. He agreed with Mr. Wilkinson as to the 
advantages of the railless car. | 

Mr. С. Furness (Blackpool) criticised the comparative 
figures, and suggested that the loan period for the tramcar 
was at least double that for the 'bus. 

Mr. J. B. HAMILTON (Leeds) pointed out that Mr. Pilcher's 
figures explicitly related only to capital costs. If a larger 
railless vehicle could be got, i& would have a very good chance 
in competition with the 'bus and tramcar, and would serve 
the purpose of extensions of the tramways. They should 
think about using open construction in the country; it would 
be possible to give rail transport in many cases at 30 per 
cent. of the cost of a street tramway, together with a speed 
of 20 M.P.H., against 8 or 10, and lower maintenance costs. 
Speed was the pressing need of the day, to reduce the time 
of transit; if a journey took over 12 or 15 minutes, à workman 
could not travel more than twice a day. 

In reply, Mr. PiLcHER said that on some routes in Edin- 
burgh cars could not possibly be run, but 'buses were being 
run on them successfully. Railless traction was not extending 
as had been expected ten vears ago; the use of fixed wires 
deprived it of mobility, which was an asset of the motor 
'bus. There was hardly an electric tramway system in the 
country where the 'bus would not prove useful. ТЕ was 
interesting. to note that when the Edinburgh Council talked 
of stopping the tramcars on some routes, the Highways 
Committee at once wanted to know who was going to main- 
iain the roadways. The loan periods were for the tramways 
30 vears, for the ‘buses eight years. In future, a longer period 
would have to elapse before rail& could be laid along a new 
route. 


Electrical Treatment for Tooth Diseases. — In the 
ordinary treatment of руоггһоа, one of the commonest diseases 
of the teeth, antiseptics are taken into the mouth, but they 
only reach the surface of the gums. A new .treatment for 
the disease was recently demonstrated to a Daily Mail repre- 
sentative by Mr. W. Howell, a medical electrician of London, 
which consists in the use of a powerful antiseptic which is 
forced deep into the gums by an electric current, thus reaching 
the microbes more easily and destroying them more effectually. 
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THE QUEENSTON-CHIPPAWA DEVELOPMENT. 


In the September issue of the Journal of the Engineering 
Institute of Canada, a number of engineers in the service of 
the Hydro-electric Commission of Ontario presented papers 
bearing upon various aspects of the work being carried out 
by the Commission at Queenston. During the war the needs 
of factories engaged upon the production of munitions and 
other war matériel became so great that an acute power 
shortage was felt. As there seemed every prospect of the 
conflict lasting for at least four or five years, in 1917 the 
Commission decided to commence this immense undertaking, 
estimating that by 1921 200,000 н.р. would be available from 
this source. Fortunately the war concluded before the under- 
taking was completed, but the enormously increased peace 
demands made the completion of the work essential. Although 
the first part of the undertaking will consist of units having 
a total of 250,000 H.P., everything is being planned with a 
view to an ultimate capacity of 500,000 н.р. Тһе main point 
for consideration in choosing the site of this development was 
the utilisation of as much of the 397 ft. difference in level 
between Lakes Erie and Ontario as was consistent with general 
economic working. Several schemes had previously been for- 
mulated, the most practicable of which was the Jordan-Erie 
scheme, which necessitated the cutting of а canal 24 miles 
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Fig. 1.—SecrionaL VIEW ОЕ POWER STATION, 


long, and which also involved а number of other features 
open to serious objection. In the present project the intake 
is at the mouth of the Welland river above Niagara Falls. 
From this point the improved channel of the Welland river 
is utilised for a distance of 43 miles, and a canal 84 miles 
in length then conveys the water to the power house aí 
Queenston on the Niagara river. In this way a total head of 
305 ft. is obtained, as shown in fig. 1, which is а section 
through the screen house, penstocks, and power house. The 
initial plant is to consist of five turbines, each of 50,000 н.р. 
rated capacity. These will be of the vertical, spiral case, 
single runner Francis type, operating at a speed of 1874 R.P.M. 
The guaranteed maximum efficiency is 90 per cent., but it is 
probable, in view of recent experience, that this figure will 


be ex . The inlet diameter of the scroll case is 
10 ft, and the diameter of the runner at the .inlet 
10 ft. 5 in. An open space has been left in the 


power house foundations below the runner so that by 
removing a section of the draft tube the runner can 
be taken out from below, thus obviating the necessity of 
dismantling the generator when it is required to renew the 
runner. The runner is designed for a capacity of 61,000 H. p., 
and is '" gated back to a maximum capacity of 55,000 н.р. 
The reason for this 1s that the turbines, which will normally 
operate at or near full rated load, will operate, therefore, 
at their maximum efficiency also. Special taps have been 
provided in the crown plate, and from the annular spaces 
round the discharge side of the runner, to which gauges can 
be attached to keep a record of the varying pressures at 
these several points. "This will furnish-an indication of the 
wearing away of the runner seal and show when renewals 
of seal rings are necessary. Connections from these chambers 
to the scroll case and draft tube will allow readjustment of 
the downward thrust when required. The runners and spiral 
casings are of cast steel tested at a pressure of 260 lb. per 


sq. in. 
Mr. Edgar T. J. Brandon, A.M.E.I.C., contributed the 
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following information to the Journal regarding the electrical 
equipment of the station :— | i 

A novel feature of the generating room is that the main 
floor is level with the top of the generator frame. Space 
between this floor and the floor at the. bottom of the generator 
is utilised for cooling air, power . leads, and piping. The 
generating room is approximately 60 ft. wide by 60 ft. high, 
the units being spaced at 50 ft. centres. The space devoted 
to transformers and low and high. voltage switching is ap- 
pr ximately 90 ft. wide by 100 ft. high, the equipment 

elonging to each generating unit occupying a length. oor- 
responding to the 50 ft. taken by the generator. 

The electrical plant consists of 45,000 k. v. A., 19,000 volt, 
25 cycle, 1871 R.P.M., vertical shaft generators with thrust 
bearings and direct-connected exciters. The thrust bearings 
to be used are designed to carry a load of about one. million 
pounds. Five such units have already. been contracted for. 
About 100,000 cubic feet of air per minute will be required 
to cool the generators at full load. The air system is eom- 
pletely enclosed so that the cooling medium can be taken 
from and discharged to the outside air without mixing with 
the air inside the station. It is interesting to note that the 
weight of air passing through the generator every three 
hours equals the complete weight of the generator itself. 

In the present installation there will be fifteen 15,000 x.v.a., 
25 cycle, single-phase transformers which will be used for 
transforming from the generator voltage of 19,000 to a nominal 
voltage of 110,000. Taps are, however, provided in the high- 
voltage windings to permit operation at 132,000 volts. | 

Provision is being made for operation on the ''unit" 
system, that is, the generator, bank of transformers and 
transmission line will be considered as a unit, and have the 
same capacity, so that in case of emergency a unit may be 
operated to full capacity without utilising either the high 
or low-voltage busbars. Provision will also be made so that 
units may be operated in parallel on either the high or low 
voltage bus, current-limiting reactors being provided between 
generators at 12,000 volts. "With 8 units paralleled without 
current-limiting reactórs it would be possible to obtain about 
2,800,000 K. v. A. in a fault. Such a condition with busbars at 
24-inch centres would impose mechanical forces tending to 
separate the bars of the order of one and one-quarter tons 
per lineal foot. However, oil switches have not been developed 
as yet which will rupture such large amounts of energy, 
and it is not intended that the units shall be operated all 
tied together without reactors. The two limits operation 
are operating the units entirely separated and with 8 units 
paralleled as above. The former imposes a possible short 
circuit К.У.А. of probably 360,000 and 230,000 on the low and 
high voltage circuits respectively, while the corresponding 
short-circuit K. v. A. for the latter are 2,800,000 and 1,800,000. 
. The generators are being supplied by the Canadian West- 
inghouse Co., Ltd., of Hamilton, Ontario, and the contract 
date for the completion of the first unit ready for operation 
is February. Ist, 1991. . EU Seres 


ELECTRIC STEELS. 
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By C. G. CARLISLE. 


(Abstract of paper read before the Autumn Meeting of the 
IRON AND STEEL INSTITUTE at Cardiff.) TNT 


THE electric furnace owes its popularity largely to the war 
and to the ease with which it dealt with immense quantities 
of turnings, rather than to any real conversion on the 

of steel manufacturers (with some notable exceptions) in their 
opinion as to its merits. Electric furnacemen e very 
serious contributors to the output of steel of the best quality 
for war purposes. 

The history of steel-making during the last thirty years 
could be written in terms of a struggle to keep sulphur and 
phosphorus down. The electric basic-lined furnace has made 
it possible to obtain steel containing 0.02 per cent. sulphur, 
and sometimes, as in the case of some of the alloy steels, 
0.01 per cent. Practically no information is available as to 
the composition of electric furnace slags and the accompany- 
ing metal, from the point of view of the sulphur and phoe- 
phorus contained. The author gives particulars of samples 
taken and analysed by himself. 

Size of furnace evidently has an important effect on the 
elimination of sulphur. This is due mainly to the fact that 
the oxidising slag can be raked off with greater minuteness 
in the small size of furnace, but it is also due to a larger 
slag area in proportion to weight of bath. Phosphorus can- 
not be reduced in like degree, due to some extent to the 
greater care needed in adding ore, as the cutting action on 
the banks is slightly greater owing to the greater length 
of slag line per unit weight of metal. ЕИ 

It is the ability and art of the furnaceman in controlling 
his slags so as to obtain liquidity and correct thickness over 
the whole area of the bath throughout the charge. and more 
especially during the refining period. that determines whether 
sound metal is produced or not. In no other steel process 
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does the slag play such а vital part, or call for such wariness 
from the furnaceman. Five or ten minutes' neglect of the 
slag, and the metal often will be converted from sound to 
unsound material, as it becomes uncovered owing to the slag 
losing fusibility. The interplay between current and reagent, 
and whether to increase or reduce the amperage of the first, 
or which of several materials composing a slag to add in 
any contingency arising, become matters of intuition on the 
part of the operator, as weli as calling on all his resources. 
What is required is the amount of confidence to be placed 
in the final product—the steel itself, and particulars of tests 
of electric steels made to Air Board specifications аге 
given to show that the electric furnace is capable of making 
excellent nickel-chrome steels. It can be claimed from experi- 
ence that nickel-chrome steels, during any given period (say, 
several months), and on an equal number of test-pieces and 
samples for inspection, will give a larger percentage of success 
than Siemens steels of the same composition. This is the 
test of time which any new process is called upon to meet. 
The torsion tests are particularly interesting. То obtain three 
revolutions of twist with & tensile strength of 67 tons, denotes 
density and sound material. 

A practical application of this steel was made over two 
years ago when the demand for high-quality tungsten steel 
aero-engine exhaust valves was at its maximum; stamping 
dies, made from this nickel-chrome steel and used for embos- 
sing the valve, were watched. А pair of dies, used alternately, 
stamped 24,000 valves without requiring machining, and as 
the dies are still in use, it is estimated that 60,000 to 70,000 
valves must have been stamped in them, with only a few 
machinings to resurface the dies. 

With gas furnace heating of samples, the electric steel 
remains sound with 200 tons pressure, whereas the crucible 
steel crushes with loads of 190 and 199 tons respectively; the 
mean yleld point of the crucible steel is 105 tons, of the 
electric, 112.5 tons. | 

The problem of die steels is very complex, ав the pur- 
poses for which they are required are multitudinous, but the 
author shows that wear, shock, compression, and rigidity of 
shape, have all been satisfied by using electric steels of various 
qualities. 

The cutting power of electric steels is next examined, but 
the factors and processes involved are so many that it is 
exceedingly difficult sometimes to form a judgment. As 
cutting involves another steel to be cut, and since this may 
be far from homogeneous, durability testing cannot be re- 
garded in the same manner as tensile testing. It only re- 
quires one hard spot in the path of the tool under test to 
vitiate the result, by destroving a good tool nose, which would 
otherwise have had a long life. In a series of tests four tools 
(two crucible and two electric), 16 to 18 per cent. tungsten 


type, were made from four separate bars, and a research 


was carried out to find the relation of cutting speed to en- 
durance. The author was not satisfied with the ordinary 
test that manufacturers usually adopted, of running at high 
speeds. He wanted to find out what happened at speeds 
lower than these, but yet well over ordinary shop practice, and 
particularly to determine the highest speed at which the 
curve would flatten out, i.e., give a very long life. The electric 
steel tool gave the most satisfactory curve, and by dropping 
the speed from 55 to 45 ft. only, the life was increased from 
84 minutes to 1454 minutes. 

Tests show that the electric steel survives the ordeal of 
drilling 200 holes of 2 in. in depth, leaving a tool still capable 
from all appearance of doing considerably more work, whereas 
the author has never yet obtained a crucible-steel drill which 
will do the same. 

Dealing with the demand for an improved aero-engine 
exhaust-valve steel, the author submitted to Dr. Aitchison 
some samples which he anticipated might combine the advan- 
tages of the high tungsten quality with regard to strength 
at high temperatures, and also approach the low corrodibility 
of the high chromium steels. The following is an extract 
from his report :— 

The steel was tested in tension at temperatures of 700, 
800, and 900 deg. C., and gave the following results: 19, 
10.27, and 11.15 tons per sq. in. ultimate strength. The 
mechanical properties of the new steel in the cold are very 
similar to those of the high tungsten steels. As regards 
corrosion and scaling, the new steel is rather better than 
the tungsten steel, but inferior to the high chromium steel. 

This steel appears to show. in a comparatively marked 
manner, the increase of strength which occurs in both the 
tungsten and the chromium steels at temperatures higher 
than 800 (followed, of course, finally, by a fall in strength)."' 
This steel was made in the electric furnace. 

From costs got out some time ago, when conditions were 
much steadier than in these days, the author formed the 
opinion that a 15-20 ton electric furnace would produce as 
cheaply as a 50-ton acid Siemens furnace. The question of 
cost must never, however. be allowed to take first position 
in the steel-maker’s mind; there is no compromising in 
steel-making—a good heat. even though it may have cost 
9 or 10 per cent. or even more over the second best. will have 
proved the cheaper bv the time the steel reaches har form. 
Too many technologists are engaged in investigating com- 
plaints of bad steel; they would be better engaged in making 
good steel. 

Nothing has been said about the adaptability of the electric 


furnace for making alloys which approach steel for strength, 
but have some other distinct property, such as electrical 
resistivity or non-corrodibility, &c., but these offer no difficulty 
which the furnacemen cannot solve, and are very often simpler 
to deal with than steel. It is certainly not advisable to apply 
crucible methods and receipts when making any mixture of 
tl high-melting-point metals; no amount of killing agents 
silicon, manganese, aluminium, magnesium, titanium—can 
take the place of а reducing slag under control. With a 
correct slag, killing agents are not necessary. Steel can 
be made sound in the electric furnace, heat after heat, no 
aluminium whatever being required, while ап incorrect slag 
and its consequences cannot be remedied by adding aluminium 
to the ladles. This is a distinction peculiar to the electric 
furnace. 

For making steel castings this process has been tried for 
some considerable. time with results which have more than 
satisfied the foundrymen. Тһе possibilities of the electric 
furnace are by no means fully explored, but it is clearly 
shown in the paper that it is a very flexible tool. The type 
of men available to obtain the best from it constitutes the 
real problem. The steels described were all made in Messrs. 
J. Beardshaw & Son, Ltd.'s, electric furnace. 


THE NEW YORK CENTRAL WIRELESS 
STATION. | 


AT first sight it would appear that little remained to be 
accomplished in wireless development of a revolutionary 
character. Yet once again a new departure, so far at least 
as aerial construction is concerned, is disclosed. As has already 
been announced in our columns, the Radio Corporation of 
America is about to commence the construction, on the north 
shore of Long Island, near New York, of a '' super-powered " 
wireless station that will be capable of simultaneously sending 
to and receiving messages from five nations of other con- 
tinents. 

The steel aerial towers of the New York Radio Central 
Station," ав it is to be called, will cover а 6.400-acre tract 
of land, comprising an area of nearly 10 sq. miles lying east 
of Port Jefferson, with a long frontage on Long Island Sound. 
The preliminary engineering studies have been completed, and 
contracts for the construction materials are being let. Ac- 
cording to the T. ¢ T. Age, from which the following informa- 
tion concerning the station is abstracted, five complete 
transmitters, each- one а duplex unit with a corresponding 
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Fic. 1.—Тне New York CENTRAL WIRELESS STATION. 


recelver located near by, are to be installed. All five trans- 
mitters and the five receivers will operate simultaneously and 
continuously during day and night. 

As will be seen from fig. 1, the aerial construction is wholly 
a new departure. From the central power house six spans of 
aerial wire will radiate in a star-pattern to a distance of over 
a mile from the centre. The antenna wires will be carried 
on self-supporting steel towers, each 400 ft. high, with the 
wires suspended at the top between 150-ft. cross arms. Each 
of the six antenne will have 12 towers. forming, so to speak, 
the spokes of a wheel fashioned out of 72 towers. Five of the 
antennæ spokes will be for regular service, while the sixth 
is to be reserved for emergency operation. 

The system and plant to be installed for each of the five 
units will be the same as that at present used in the Cor- 
poration's New Brunswick (N.J.) station, from which in 
experimental tests successful conversation has been carried on 
by means of the wireless telephone over distances of 2.500 
miles. The generation of the required energy will be effected 
by high-frequency, continuous-wave Alexanderson alternators, 
which will permit high-speed signalling. Mr. Alexanderson 
is chief engincer of the Corporation, and his 200-kw. machine 
installed at the New Brunswick station ‘‘ has proved itself 
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reliable." In the new station there will be two 200-kw. 
machines for each transmitting тапа that is to say, ten in 
all, aggregating 2,000 Kw., or 3,000 н 

Mr. E. J. Nally, president of the “Corporation: emphasises 
another refinement that is to be incorporated in the new 
station. We will utilise what is termed a multiple-tuned 
antenna, which," he explains, ‘‘ materially reduces the waste- 
ful electrical resistance of the long, low, flat-top aerials for- 
merly used. A large saving in power 18 thus effected ; in fact, 
we obtain with this form of antenna the same effect at a 
given distance with 200 kw. input, as would be obtained from 
the old type of antenna with 1, 200 Kw. input. The new type 
of antenna is the equivalent of six independent radiators, all 
operating in unison at the same wave length, and for the 
whole station with its five antenns units, the power required 
will be less than 20 per cent. of that formerly necessary. 
We may, in many cases, utilise but one-half of a single spoke 
of the so-called antenna wheel system for communication 
service to a certain point. The station will thus ultimately 
permit simultaneous transmission to a maximum number of 
ten points, which would double the facilities originally 
planned.” 

The receiving aerials are of a new type, too; they will 
operate with the Weagant system of ‘static’ elimination, 
which, by a combination of opposed electrical circuits, nullifies 
the effects of atmospheric electricity. We disregard precedent 
again in locating our receiving units only 18 miles from the 
multiplex transmitting equipment, instead of establishing a 
transmitter and receiver in one locality and restricting the 
service to one destination. 

The arrangements for distant control of the new station 
follow the same policy of concentration. All messages will 
ultimately be dispatched and received, together with the Mar- 
conigrams at present being handled, from the Corporation's 
public telegraph office in Broad Street, New York City. 

Many details of technical interest and engineering import- 
ance are embraced in the specifications for the new station, 
which have been prepared by the combined personnel of the 
Corporation and the American General Electric Co. 
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THE WORLD'S SUPPLY OF ENERGY. 


IN a paper recently presented to the Franklin Institute, 
U.S.A., on the occasion of his reception of the Franklin 
Medal in recognition of his contributions to the theory of 
physical science, Prof. S. A. Arrhenius, of the Nobel Institute, 
Stockholm, dealt with the problem of the world's supply of 
energy. What follows is an abstract of the paper as published 
in the Journal of the Franklin Institute :— 

The demand for fossil coal has increased very rapidly 
about doubling every ten years during the last century, an 
is now some 1,900 millions of metric tons per year. The 
quantity of fossil coal down to a depth of 1,500 metres would 
висе for 6,000 years, at the present rate of consumption, if 
it were all recoverable, but this 18 not possible. It is, there- 
fore, necessary to reduce the indicated time considerably, 
probably to 1,500 years. 

Of the different countries the United States, in the matter 
of coal, has the best position, as it has in the matter of other 
natural resources. The coal treasures there will probably 
suffice for about two thousand years. The worst situation 
among the great coal-producing countries is that of England, 
where the coal will be exhausted within a little less than 
two hundred years. Germany will be able to meet its de- 
mands during a little more than a thousand years. This 
time 1s very short, and it is clear that we must soon ration 
our coal, and substitute as far as possible for fossil fuel other 
sources of energy. . 

The world's yearly production of mineral oils represents 
not quite 3 per cent. of the energy contained in the yearly 
production of coal. Petroleum ought, therefore, to be re- 
served for better purposes, c.g., production of light and lubri- 
cants. Further, the recent failure of many oil fields indicates 
that we must economise this valuable material. If we con- 
sider the present fields of the United States, at the present 
rate of exploitation petroleum will be exhausted by about 
1935. There are very rich new oil fields in the world which 
are still not used, or only in a sinall degree, e.g., in Mexico, 
Mesopotamia, and Turkestan, but certainly they will not last 
as long as the coal fields, even if the production of this fuel 
is restricted to but 3 per cent. of the simultaneous production 
of the latter. 

Still much less is the hope that sources of natural gas may 
deliver more than a small fraction of the fuel value of the 
oil fields. Even peat, although an important fuel, can by no 
means compete with coal; for instance, in the United States 
the available peat is less than one-half of 1 per cent. of the 
estimated coal. Probably the relative value of the European 
peat bogs is about the same as compared with the European 
coal fields. For heating purposes petroleum and peat cannot 
plav an important róle ав compared with coal. 

According to an estimate of Engler, the energy which might 
be economically taken from waterfalls amounts to about 60 
per cent. of the energy of the present output of coal. But 
many waterfalls are located in inaccessible parts of the world, 
where no industry is likely to be developed for a long time, 


so it seems wise to reduce the figure of Engler about 50 per 
cent. If this is done, there is little hope that '' white coal ” 
wil be able to replace black, except in a small degree. 
For heating purposes water power will probably not be used 
to a noteworthy degree, because used directly ior the produc- 
tion of mechanical or electrical energy it 1s а& least three 
times as valuable as the equivalent quantity of heat. Further, 
the well situated waterfalls-are already developed in greatest 
part, at least, in Europe. During the war, when there was 
a great scarcity of fuel, and even now, when fuel is extremely 
expensive, waterfalls were and rapidly are being put to 
use. Within а short time, therefore, this source of energy 
will be taken into the service of man, not sensibly diminish- 
ing the demand for coal. 

Europe and Asia are the only parts of the world where 
water power is really scanty—in Asia the demand is still во 
small that even 0.5 H.P. per inhabitant is more than sufficient. 
Especially fortunate are those countries, such as the South 
American Republics, and Australia, where water power per 
unit of population is well beyond this figure, and may be 
developed at a moderate cost. The United States is among 
the great powers very well endowed in this regard, as in 
most other natural sources of wealth, such as metal, ores 
and coal. In Europe, Iceland ranks first, because of its small 
population, and the old Saga Island may yet know а new 
and flourishing era. ‘Then come the Scandinavian countries, 
the first being Norway, which has already greatly profited 
through its cheap power, and is destined to be one of the 
leading industrial countries of the future. Sweden and Fin- 
land possess enough power for their needs. Their waterfalls 
are not high, and in general are far from established lines 
of communication, especially from those of the ocean. Den- 
mark has scarcely any water power, nor has Holland. Among 
the other countries of Europe the Balkan States have more 
power than their industrial needs require. Switzerland may 
also be regarded as having a nearly suflicient supply of water 
power, which is the more fortunate, as this highly industrial 
country does not own any coal deposits. The same is true 
of the new Austria, which has lost its old coal districts, but 
has retained by far the greater part of the waterfalls of the 
old Austria, so that 1t now probably ranks with Switzerland 
in this respect. Spain is also a relatively well situated State, 
but up to the present has not made much use of its 
resources. In general, the waterfalls in the Alps, Spain, 
Italy, and the Balkans are high and of great value. For the 
industries of France and Italy water power is of the greatest 
importance, although it must be regarded as insufficient for 
nations so highly developed. At the end of the list come 
ihe three great powers of Great Britain, Germany, and 
Russia, with only a fiftieth horse-power per inhabitant. 
Russia is an сша country, with а very small demand 
for power, and agriculture will probably remain its chief 
industry because of its small power resources, both in coal 
and water. England and Germany, now the most highly 
developed industrial countries in the ‘world, will undoubtedly 
also, in the future, have agriculture for their chief industry. 
Probably a great part of these countries will again be covered 
with forests, as in the time of Tacitus. 

It is possible to utilise the power of tidal waves, but doing 
so on а large scale would involve an initial investment not 
justified by prices likely ever to be obtained for power. The 
energy of the tidal wave is so widely distributed along the 
shores of the oceans that it is impossible to commercially 
collect a sensible part of it. 

All available energy on the earth has its origin in solar 
radiation. Of this energy a small part, 0.12 per cent., is 
accumulated in vegetation, which, however, is great as com- 
pared with the energy of the coal burmed in the industries. 
The energy collected by forests may be used for heating 
purposes, and exceeds every year that of the coals burnt by 
about 14 times. Dut the highly cultivated countries are so 
nearly deforested that their production of wood 18 not nearly 
sufficient as fuel for their industries. Further, the wood 
produced in civilised countries 1s needed for the production 
of paper, pulp, and lumber. During the war even the in- 
dustrial needs of certain countries for combustibles were met 
by wood; the costs, however, were very high, due to expensive 
transport, and the transport of wood from the immense forests 
in the tropics to industrial countries seems impossible on 
economic grounds. 

Two other sources of energy, greatly dispersed. in form, 
are those of the winds and of sunshine. They are extremely 
great, and exceed the power of simultaneouslv burnt coal from 
5,000 to 70,000 times, respectively. The objection to wind 
as a source of power is its variability, and the high installa- 
tion costs per unit of power continuously deliverable. То 
store the energy of the wind by means of accumulators, 
charged from windmills, even in windy countries, e.g., Den- 
mark, is extremely uneconomical, as compared with coal or 
wood at their present price. 

After improvements the solar engine seems likely to play 
an important rôle in the opening up for cultivation of great 
arid districts in tropical countries. Great deserts, such as 
the Sahara, the Arabian desert, the Svrian desert. and those 
in Mesopotamia, have in historical times been the seat of 
flourishing culture. The decay of these regions resulted from 
the destruction of their aqueducts and irrigation plants, which 
the present wandering population is unable to restore. With 
the aid of the solar machine it would be possible to re-establish - 
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the old agriculture and horticulture of these districts, and 
industrial works founded on its use might also be looked 
forward to. It is not only in the deserts that the sun is 
shining nearly continuously during the greatest part of the 
year, but extensive provinces in Spain, Greece, and North 
America possess such a climate that they would profit by 
the introduction of the solar engine. It seems very probable 
that when fossil fuel has been consumed, civilisation and 
culture will return to its birthplace about the Mediterranean 
and in Mesopotamia in the old world, and to Central America 
and the land of the Incas in the new. 

According to some calculations made by me an increase of 
the carbonic acid in the atmosphere will give the whole earth 
a more uniform and warmer climate. ‘Therefore, we may 
suppose that the burning of coal will cause our climate to 
approach to that of the tertiary age. Furthermore, vegeta- 
tion is highly stimulated through absorption of carbonic acid 
in the soil, augmented through an increase of the carbonic 
acid in the air. It is, therefore, probable, as I have tried 
to show in my book, Worlds in the Making," that the total 
consumption of the available coal by the industries will, in 
а high degree, favour agriculture and the growing forests in 
the temperate regions now the chief seat of culture. "These 
regions will then know not only harmful, but some useful 
consequences as the result of the present waste of our fuel 
resources. 
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NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Пед expressly for this journal by Messrs. Sertox-Joxes, O'DeLL AND 
STEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C.1. 


26,783. '' Electric terminal and tester for use on motor cars, &с. A. N. 
Drummond. September 20th. 

26,786. '' Electric heating apparatus." E. J. V. Earle and J. J. J. M. 
Kluytmans. September 20th. 

26,807. Indicating and safety gap device for internal combustion engines 
employing electrical ignition." F. W. Conway. September 20th. 

26,808. '' Transformers, &c." British Thomson-Houston Co. (General. Elec- 
tric Co.) and General Electric Co. September 20th. 

26,820. '' Cut-outs for electric circuits." M. Grob & Co. September 20th. 
(Switzerland, September 20th, 1919.) 

26,826. '' Thermo-electrically driven floating forts, ferries, &c." W. P. 
Durtoall. September 20th. 

26.846. Signalling device for tramcars, c.“ F. Aspden. September 21st. 

26,870. Electromagnetics.” E. E. Dutt. September Alst. 

26.871. (iencration of electricity from latent energy." E. E. Dutt. 
September 21«t. 

26,873. Electric beating and ventilating apparatus.“ T. Gunn, Ltd., 
and H. J. Tibbles. September 21st. 

26,875. '' Electromagnetic wave systems, &.“ B. Binyon and Radio 
Communication Co. and J. Scott-Taggart. September 21. 

26.884. Sparking plugs.“ II. Molla. September 21Sst. (France, Sep- 
tember 24th, 1919.) 

26,887. Electrical resistances.“ J. L. Lafeuille. September 21st. (France, 
September 22nd, 1919.) 

26.888. Oil-immersed transformers." W. J. Boddy and British Thomson- 
Houston Co. (General Electric Co.). September 21st. 

26,889. '' Means for controlling electric switches.” British Thomson- 
Houston Co. (General Electric Co.) and General Electric Co. September 21st. 

26,894. “ Electric switches," O. Lucas and W. C. Turner. September 21st, 

26,849, “ Electromagnetic horns, &c." E. Magerle. September 21st. 
(Austria, April 10th.) 

26,90 1. High-frequency signalling.“ Western Electric Co. September 
21st. (U.S., September 29th, 1919.) 

20,904. * Switch devices." Krupp Akt.-Ges., Е. & T. W. Rogers (Krupp 
Akt.-Ges.)). September 21st. 

8 " Electric. lamp holders.“ J. W. Goddard, A. H. Hunt. Septem- 
r cist. 

26,915. Device for heating by electricity." A. Negromanti. September 
21st. (Italy, September 19th, 1919.) 

26,923. '' Receivers for wireless signalling." J. L. Hogan and O. Imray 
(International Radio Telegraph Co. and Hogan), and International Radio 
Telegraph Co. September 21st, 

26,935. “ Electrical means for indicating at a distance the motion of 
apparatus."  Evershed & Vignoles and J. C. Needham. September 21st. 

26.940. Hydroelectric plant," D. D. Drury. September 21м. 

26,944. '' Electric resistances.” Crompton & Co. and W. F. Jones. Sep— 
tember 22nd. 

26.945. Electric resistances." Crompton & Co. and W. F. Jones. Sep- 
tember And. 

26,946. '' Electric rheostats or resistances." Crompton & Co. and W. F. 
Jones. September 22nd. f 

26.950. Telegraph keyboard perforator.” A. C. Booth and A. S. Wil- 
mot. September 22nd. 

26,959. “ Electric lamp sockets." W. Bird, A. V. Watson, and G. J. Wells. 
September 22nd. 

„ Draw bar connections for trams, &c." W. Camp. September 
nd. : 
26.983. “ Miners’ electric lamps." E. E. Gardner. September And. 
26,930. '' Electric. cut-out." W. H. Mlingworth. September 22nd. 

26.994. '' Removing gas residues and purifying inert gases in electric 
vacuum tubes, &c. G. Holst and Naam!ooze. Vennootschap Philips’ Gloei- 
lampenfabrieken, and E. Oosterhuis, September Xod. (Helland, September 
23rd, 1919.) ~ 

26,999. '' Regulating systems for alternating current circuits.“ — British 
Thomson-Houston Co. (General Electric Co.) and General Electrie Co. Sep- 
tember 22nd. 

27.0. Process for revulating voltage in metal vapour rectifier installa- 
tions.“ Akt.-Ges. Brown, Boveri et Cir. September 2nd. (Switzerland 
September. 22nd, 1919.) : 

27,006. '' Laying and construction of underground conduits for cables, &c."" 
О. C. Summers. September 22nd, 

27.0.9. *' Commutators for electrical machines formed from a ring of 
n epe elements.“ R. A. L. Volet. September Rnd. (Belgium, May 
wi Sf, 

27.011. * Electrical speed regulator systems.” — Metropolitan-Vickers Elec— 
trical Co. and L. Miller. September 22nd. 

27,022. Electric switch with automatic contacts." ). M. G. Robnint 
de la. Pichardais. September Rnd. (Fiance, September 23rd, 1919.) 

27.066. Electric are lamps.“ A. Н. T. Boswell. September 22nd. 


27.041. “Meane for establishing inter communication between front and 
rear engines in electric trains." H. Parodi. September 22nd. 


27,042. '' Bodies for thermo electric self-propelled vehicles.“ W. P. Durt- 
nall. September 22nd. 

27,00. [. oading-coils for super-iniposed telephones, &c." Н. W. Sullivan. 
September 23rd. 

27,074. '' Electrical device «for control of belt-driven machinery.“ E. I. 
Henson. September 23rd. 

27.075. Rotary fuse holder." J. A. Smith. September 23rd. 
pee " Electric. switches." C. G. Bennett and H. Garde. September 
evru. 

27.079. Electric vuleaniser." F. Bolus. September 23rd. 

27,084. *' Electric motor cycle." E. G. Blair and N. V. Snelling. Septem- 
ber 23rd. 

27.092. “ Electric power plant for steam railways.” R. J. Insell. Sep- 
tember 23rd. 

27,104. “ Motor control systems for electric lifts, &c." Otis Elevator Co. 
and Waygood-Otis, Ltd. (Otis Elevator Co.). September 23rd. 

27.107. Carbon commutator brushes, &с.” F. A. Cramer and H. Marrvat. 
September 23rd. ` 

27,112. “ Systems of electrical distribution." British Thomson-Houston Co. 
(General Electric Co.) and General Electric Co. September 23rd. 

27.177. Electric accumulators,” E. A. Sibthorpe. September 24th. 
27.181. “ Barrel apparatus for electro-deposition of metals.” W. Turton. 
September 24th. 

27, 18.3. Manufacture of filaments or threads of silica, alumina, &.“ 
M. de Roiboul. September 24th. (France, June 16th.) 

27. 188. Electromagnetic wave systems, &.“ В. Binyon, Radio Cum- 
munication Co,, and J. Scott-Tiggtart. September 24th, 

27. 10h. Relay deviees, &c.“ Radio Communication Co. and F. Scott- 
Taggart. September 24th. 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1916. 


5,613. '* Dynamo-clectric machines." British Thomson-Houston Co. (General 
Electric Co.). April 17th, 1916. (150,357.) 

10,00, '' Electron discharge apparatus. The British Thomson-Houston Co. 
(General Electric Co.). August Ist, 1916. (150, 359.) 


1918. 


21,811. '' Method. for transforming the kinetic energy їп gases into clec- 
trical energy and manner. for utilising the latter for carrying out gas re- 
action," C. Petersen. December. 30th, 1918. (Convention date not granted.) 
(122,173.) 

A919. 


8.257. Electric are welding." F. J. Heyes. April 2nd, 1919. (Cognate 
application, 19.66/19.) (120,372) 

10,789. '' Sparking plugs for internal combustion engines." C. E. Tinson 
and G. N. Travers. April 30th, 1919. (120,376.) 

10,910. “ Не electric. transmitters. for. submarine signalling and 
the reception of subaquvous vibrations.“ J. Gardner. May 2nd, 1919. 
(10. 37.) . 

13.298. ** Electrically heated coverings.” A. Negromanti. May 27th, 1919. 
(150,394.) 

13,435. “Sparking plugs.“ T. Morgan. May 28th, 1919. (150.398.) 

14.526. Switch contacts for multiple electric switches.“ R. L. Murray 
and Telephone Manufacturing Co. May 28th, 1919. (1250,404.) 

13.65. Coit winding machines," Igranic Electric Со, and S. R. Wright. 
May 29th, 1919. (150,413.) 

13,626. '* Cuil winding machines."  Igranie Electric Со. and S. R. Wright. 
May 29th, 1919. (150.414.) 

13,634. “ Amplification of electric. currents.“ British Thomson-Houston 
Co. (General. Electric Co.). May 29th, 1919. (150,415) 

13.881. Electric power generating sets.“ H. R. Ricardo. June 2nd, 1919. 
(150.425.) 

14,367. '' Sparking plug for internal combustion engines." F. A. Jennings. 
June 6th, 1919. (150,444.) 

15. & 80. Electric incandescent lamps.“ British. Thomson-Houston Co. 
(General Electric Co.). June 24th, 1919. (150,408.) 

16,0239. “ Incandescent electric. lamps." G. Calvert. july 2nd, 1919. 
(150, 484.) 

16.809. *' Electric fuses.” T. Keating. July 4th, 1919.  (150,489.) 

19,185. “Sparking plugs for internal combustion engines." H. G. Long- 
ford, W. W. Longford, and W. A. Clark. August And. 1919. 130,513.) 

19,2360. ** Electric heating devices." British Thomson-lIouston Co. (General 
Electric Co.). August Sth, 1919. (150,514.) 

19.613.“ Tuned ionic oscillator." R. Whiddington. August 9th, 1919. 
(150,516.) 

20.237. '' Electric switches," C. F. Newey. August IRth, 1919. — (150,523.) 

20.482. “Sparking plugs." J. S. Coyle. August 20th, 1919. (150,524) 

21.582. '' Electric furnaces.” D. de Luca. September 2nd, 1919. (150,532) 

22.247. Electromagnetic braking apparatus for electrically propelled 
railway and tramway vehicles." G. L. Meyfarth. September 19th, 1918. 
(132.7 8N.) 

25.953. '' Alternating current rectifiers.” Н. Wade (H. S. Mills). October 
92nd, 1919. (150,559.) 

26,626. '' Electric signs and the like." J. Smeekens. October 18th, 1916. 
(134,544).) 

29.504. “ Recovery of zinc by electrolysis.’ 
ber 3rd, 1918. (136, 151.) 

29,541. '' Electric switching means for preventing unauthorised starting 
of motor vehicles," P. E. Monkhouse and G. Roberts. November 26th, 1219. 
(150.573.) 

30,539. '! Rotors of. squirrelcage induction motors.” W. F. Higgs. De- 
cember 6th, 1919. (150,579.) 

31.626. Means of casting leaden articles specially applicible to the cast- 
ing of bridge-pieces on the Tugs of accumulator plates.“ A. Collis and H. 
Dulion. December 17th, 1919. 50,5.) 


> Electrolytic Zine Со. Decem- 


1920. 


363. '' Electrolytic cells; W. J. Metlersh-Jackson (Alten Electrolytic Cell 
Corporation), January ath, 1920. (140,595,) ` 

654. Zine battery elements.” S. O. Cowper-Coles, January 8th, 1920. 
(150.597.) 

2.726. Means for securing the feld magnets of dynamo-clectric machines,” 
C. II. Vidal and А. Retthowell January 28th, 1920. (150.615) 
3.987. f Electrical resistance apparatus.” P. H. Dawe. 

120. (Addition. to 107.522.) (10.62) 

„. n . bb etre switches,“ S. Kobzv. “February 23rd, 1920. (150.627. 
5. lf l. Phermo-cleetric cells for electrics) measuring apparatus." West. 
inghouse Lamp Co. February 27th, 1919. (139, 486.) 

S. 10 1. Есето са treatment of the human body." J. Myers. March 
22nd, 1920. (150,643.) 

R&V 8 Electric switches," AL C. Smith. March. 26th, 1920. (150.646 ) 
12. % . Phermo-electrie apparatus.” W. H. Wilson, February 18th, 
1919.  (Cojgnate application. 12.970,20. Divided applications on 144,757 and 
18,612/19.) (150,656.) 


February 98th, 
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 LONDON'S ELECTRICITY SUPPLY 
PROBLEM. 


For the first time in the history of the electricity supply 
of London, the Supply Undertakers are faced with the 
absolute necessity of doing something towards providing 
bulk supply. For over 20 years the. question has been 
discussed ad nauseam, and all these years the only 
action which the supply undertakings as а whole appar- 
ently felt themselves called upon to take was that of 
mutually cancelling each others’ efforts, or those of any 
outsider, and even of the L.C.C. itself. This venerable 
dilettantism was last week pulled up short by the Elec- 
tricity Commissioners. Following the procedure of 
those 20 years the undertakings still apparently relied 
upon traditional obstructionism as the attitude to adopt 
towards any new proposal. For the first time they have 
been clearly told that they will not be listened to unless 
they offer a constructive plan better than ше опе Шу 
oppose. ' 
The oecasion upon which this crux occurred was in 
itself a very simple one. It was the ‘‘ hearing ” by the 
Electricity Commissioners of the application of the 


County of London Electric Supply Co., Ltd., for permis- 


sion to erect a large generating station at Barking, in 


order to meet the needs of that company's own big area 
and in course of time to supplant its present limited 
generating stations. The company's consulting en- 
gineers, with a view to falling-in with the larger London 
problems, showed on the plans they submitted that such а 
station could be developed, if thought fit, to any size up 
to 600,000 xw.; but this, of course, was not part of the 
present application. All the company asked for at pre- 
sent was to be allowed to go ahead and put up a station 
for its own needs (about 60,000 xw.), claiming that 
unless it did so immediately it would be impossible for 
it to carry on its business. Against this proposal came 
the opposition of the London County Council, municipal 
undertakings, and most of the London companies, oh 
the ground that the Commissioners should leave the 
matter over until March 3lst, which was the date for 
submitting formal schemes for benefiting the London 
supply under the 1919 Act. | 

The Commissioners, having apparently in mind the 
possible resuscitation of ancient linking-up proposals, 
asked whether there would be апу guarantee that 
March 31st would see a scheme on foot for a bulk supply 
station with such financial backing as would enable a 
start to be made at once. The evidence brought for- 
ward was very unpromising, and certainly nothing 
could have been more doubtful than whether the proper 
finance would be forthcoming. Up to the present no 
financial proposition has been formulated, much less 
agreed to, by all the companies and local authorities. 
The question before the meeting was, therefore, whether 
six months’ delay was justifiable with only such an 
amorphous project in prospect. On the other hand, the 
County of London Co. said: “ We have a site the suit- 
ability of which is assured by its having been chosen 
time after time by independent people, including the 
London County Council itself. We have the money; we 
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have the plans, drawn up by some of the best con- 
sultants in the world; and we can go shead the moment 
the Electricity Commissioners give their consent. And 
further, we are willing for the Commissioners to make 
their consent conditional upon whatever terms they 
think fit as to handing over the station at any time to 
any Joint Electricity Authority that shall be formed.“ 

The Commissioners, therefore, have а somewhat awk- 
ward case to adjudicate upon. On the one hand, there is 
{һе chance of а bulk supply station being put in hand 
without a moment's delay and without any expense to 
them at all, and under an undertaking that whenever 
the Commissioners desired it, such station could be 
handed over to any other authority. On the other 
hand, they have the opposition of certain London com- 
panies and municipal undertakings, without, however, 
any guaranteed programme as an alternative. 


The Electricity Commissioners gave the municipal 
undertakings and opposing companies the fullest 
encouragement to promise to put forward a constructive 
alternative scheme, and the fact that such promise of a 
financially backed scheme for a capital station was not 
forthcoming seems to indicate most indubitably that the 
same disintegrating factors are at work which have pre- 
vented any joint scheme being put forward during all 
these 20 years. In other words, the undertakings of 


London generally have not yet learned the lesson of sink- | 


ing their differences. The real point, therefore, before 
the Commissioners is whether they are willing to lose the 
chance of a bulk station being immediately put in hand 
(which can afterwards be extended into a capital station 
if they so wish), on the sporting chance of unanimity 
being reached in the next six months between the dis- 
puting local authorities and other undertakings, and 
not only unanimity, but such mutual confidence as 
will lead them to back their joint project with hard cash. 


WORK AND WAGES. 


WE hold it to be the bounden duty of every man who 
has the interests of the nation at heart to preach а 
gospel—a gospel of salvation by work. Not as a sub- 
stitute for or as an alternative to the gospel of the 
Galifean—this, too, has its lessons for industry, but 
the gospel of salvation by work is supplementary to it 
from the economic side, and not in conflict with that 
teaching. We may pray ''Give us this day our daily 
bread," but can we reasonably expect to receive it 
without effort? * He who will not labour, neither shall 
һе eat." We may lay this down as a determination in 
human government, but, do that as we may, behind 
human government there lies relentless Nature which 
will leave us to starve. ‘‘ Seed time and harvest shall 
not fail," but what are these but the seasons for work 
for sowing and for reaping? Heaven has always been 
faithful in making provision for the wants of the human 
race when men have first done their part—co-operation 
with Nature is one of the most elementary rules of life. 
Disobey it en masse and we cease existence. 

We are not writing lines in our school-room copy 
books, simple and childish as our words may seem. Nor 
have we been re-reading the essays of Carlyle on the 
duty and the glory of work, though a million workers 
might do worse to-day than study his injunctions to 
‘< Produce! Produce!!’’ We are merely suggesting to 
our readers that ininds are being confused with so many 
things in these enlightened days that we are overlooking 
a simple foundation truth, namely, that the vast majo- 
rity of us can only live because we labour, can only 
have more because we work harder or more efficiently. 
can only as communities get out of our work the product 


that it yields. All our quarrelling about better distribu- 
tion will not produce one atom more for any of us; in- 
deed, it dissipates our energies and reduces our pro- 
ductive capacity, making the whole world poorer at a 
time when it has need of every man's full effort. It 
is not suggested that better distribution is not a legiti- 
mate subject for discussion, but we would emphatically 
say that too often in our conferences we are guilty of 
fiddling while Rome (our industry) is burning. 
History will assuredly record, as Carlyle did, that we 
are mostly fools." : 

The gospel that every man in his senses should be 
preaching among his fellows, whatever his calling may 
be, and whether he be a unionist or a non-unionist, a 
' have " or a have-not," is this: Human society and 
the British people can only be saved from disaster, 
spiritually, morally, and economically, by a strong, 
united effort, and by a bold determination to abandon 
our present selfishness and our will to secure a victory 
over the class to which we do not belong. 


The while we engage in struggles to secure better 
conditions and higher wages and higher prices for our 
product, we are by those very struggles, and the manner 
in which we pursue them, making things infinitely 
worse for the entire nation. We are driving away from 
our factories the work that is needed in order to pay 
wages for bread-buying. The colonial and foreign pur-' 
chasing world judges us by our divisions, considers that 
we are taking longer to settle seriously to work than are 


some Continental countries, and being in urgent need, 


goes where it can secure what it requires at a more 
reasonable price and in a more reasonable time. 

We cannot believe that the industrial workers of the 
United Kingdom are alive to the true facts of the trade 
situation abroad, or they would cease fighting and 
secure the“ bone for the benefit of both classes rather 
than let another run off with it. - 

There are evidences that the trade decline is due to 
cancellation of old orders, to reluctance to place new 
ones, and to financial inability following upon heavy 
war expenditure and taxation. Prices have risen partly 
because higher wages must be paid, and potential pur- 
chasers button up their pockets and do without goods. 
Yet what do we hear! We recognise that every шап 
in the kingdom could produce more, but why, and for 
whom, should we do so? Who will take the profit? No! 
we will decline to do so under the present system." 
Here we are up against the question of the better dis- 
tribution of the profits when earned, surely a matter 
for reasonable and dispassionate argument and nego- 
tiation. But if we wait for the settlement of that matter 
and, until we get it to the extent to which we think we 
deserve it, decline to produce more, what is going to 
happen to us? At present, if we add to the wages bill 
without producing more for those wages, either we 
draw from the interest on capital, make capital shy and 
nervous, and stop enterprising development, or the em- 
ployer passes the increase on to the consumer, and 
everybody pays, including the man whose wages are 
higher, and the hundreds of thousands of others who 
cannot get more and are on the verge of poverty or 
deeply in it already; alternatively we go without, 
demand falls, and unemployment grows. 

It is impossible to say to what extent the present 
trade decline is attributable to this or that particular 
cause, from among those named above, but it is 
indisputable that the position will only be made 
worse by adding to the manifold causes that of increas- 
ing the nervousness of many thousands of manufac- 
turers out of whom we have taken the heart. 
The situation is such that all the enterprise and 
initiative that British manufacturers and traders 
possess ought to have the freest possible scope; yet what 
in actual fact do we find? Where there is eagerness to 
exercise those business qualities, the continued unsettle- 
ment amongst us stands right across the path. Not 
only are thev prevented from displaying the necessary 
spirit of enterprise, but the uncertainty with regard to 
prices, and the unwillingness of the workers to give 
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better output, are preventing them from carrying on 
ordinary business. They feel compelled to insert fluctua- 
tion clauses in their tenders and contracts, and these 
are conditions that the buyer abroad abominates. At 
the present time he is wondering what is the matter 
with Britain when its manufacturers cannot make а 
{гїї quotation or promise better deliveries. He thinks 
more definitely to our disadvantage, and acts against 
us, when he finds such undesirable clauses missing from 
American and other foreign offers. 

There 1з one aspect more of our present problems that 
we are moved to mention. At the present time the 
success of one section of organised workers in obtaining 
higher wages is crushing the heart out of hundreds of 
thousands in other classes of workers. Instead of being 
out to help the ‘‘ under-dog " generally, they аге lifting 
themselves partly at the expense of that under-dog who 
cannot improve his position. They are also throwing 
some of their fellows of equal status with themselves 
right out of eniplovinent because they have raised their 
own wages. Good wages for some and no wages for 
others—only unemployment pay—is likely to be the 
inevitable consequence of overdoing demands and re- 
st riet ing industrial and trade development. A sub- 
stitute for this, where workable, finds three or four days' 
work for all instead of full work for some and none 
for the rest. Standing charges thus spread themselves 
over a limited output, and the cost of the individual 
article cannot possibly be reduced. Another point of 
note in this connection may be selected for mention. 
The unwillingness to give reasonable output in some 
branches of industry is having upon producing opera- 
tions the same kind of effect that the moulders’ strike 
had upon various branches of the engineering trade. 
Workers who are engaged in producing what comes 
under the comprehensive title of raw material” are 
unwilling to give the required output, and there is in 
consequence a shortage of parts. One effect has been 
that even works which have no lack of orders on the 
books have had to discharge шеп because operations 
are held up. | 

How urgent would seem to be the need for us to learn 
afresh the truth that we are all in a measure inter- 
dependent. The solidarity of labour is a beautiful ex- 
pression, but at present it is a theory and a theory 
only. There is a scramble in progress in which some 
of its sections are groaning under the increasing burden 
crushingly imposed upon them by others. 


WE recently described at considerable 
length а new method developed by 
M. P. Bunet* for the transmission of 
electrical energy over extra-long distances, making use of 
the properties of electrical resonance. As we remarked at 
the time, there is no likelihood of such a method finding 
application in this country, but it may be found of great 
value abroad. 


Barely & month since we completed the publication of 
the article, we learn that a project for the transmission of 
electricity from the Kroonstad Colliery to the diamond fields 
of Kimberley is under consideration ; the distance from the 
generating station to the furthest point of supply is said to be 
300 miles, and therefore is practically identical with the case 
discussed on pp. 316-7 of our issue of September 3rd. Par. 
ticulars of the scheme appear in our ** Notes" columns to-day. 

Our information with regard to the circumstances is not 
sufficient to enable us to enter into the matter in detail, 
ог to judge whether the conditions are favourable to the 
use of the Bunet system ; but it is certain that in planning 
a transmission over so great a distance, every possible 
means of reducing the cost, increasing efficiency, and 
improving regulation will have to be sedulously explored, 
and we have no doubt that tbe merits of the Bunet system 
will be carefully weighed before any steps are taken to 


Long-Distauce 
Transmission. 


* ELECTRICAL REVIEW, August 13th — 27th, and September 3rd, 
1920. 


realise the project. It will be remembered that with half- 
wave transmission the generating and receiving plant is of 
the ordinary standard constant-pressure type, and it is 
only in the design of the line that departures from current 
5 arise. It is not only in South Africa that extra- 
ong- distance transmissions will be called for; but in that 
vast area there already exist great industries requiring 
power, and great natural sources of power remote from 
those industries, with which they should be linked. Some 
day the resources of the Victoria Falls on the Zambesi 
River, which it was proposed to tap with a 700-mile 
line years ago, will be drawn upon, and we may yet see 
a great trunk line across South Africa electrically vibrating 
like a gigantic violin string. ec. 


À CORRESPONDENT recently pointed out 
that vacuum tungsten lamps closely 
resembling gasfilled lamps were on the 
market, whilst another drew attention to the impropriety 
of describing certain new types as “half-watt” lamps, 
simply because they were gasfilled and of similar construc- 
tion to their fore-runners. Both these points demand the 
serious consideration of the lamp-makers and dealers, as 
well as of the consumer. CU 

It is imperatively necessary that electrical apparatus of 
all kinds shall be described in terms corresponding strictly 
to their true merits ; this is the only courte according to 
the principles of common honesty— perhaps we should not 
say “common,” as we may be told that ius is uncom- 
mon—and for the benefit of those to whom this argument 
does not appeal, we may add that а false description 
inevitably brings its just reward in the long run. In the 
case in question, а simple solution would be found by 


Gasfilled v. 
Half-Watt. 


-wholly abandoning the use of the term “ half-watt and 


adopting *'gasfilled" as the distinctive name of all high- 
efficiency incandescent lamps filled with inert gas. The 
process of substitution would take some time, but it is 
worth doing, and if the lamp-makers were to make a special 
point of drawing attention to the matter in their catalogues 
and advertisements, it would be greatly accelerated. 


Now that the turmoil is over, and peace 
reigns in the electrical industry, it seems 
o us undesirable to éontinue to discuss 
the circumstances and events which attended its course. 
Nevertheless, justice must be done, thongh thé heavens fall, 
and misconceptions must be cleared away, for which 
purposes we desire briefly to recur to the subject of the 
dispute. i. 9 aee А 

In the first place, in the light of greater knowledge of 
the facte, we wish to bear witness to the sincerity and 
earnestness of the E.P.E.A. Executive in the pursuit of our 
common aim—industrial peace. We are now convinced that 
that was the sole motive which actuated its members, 
and that their action was not dictated by slavish adherence 
to а formula, as we had been led to suppose (mainly by 
official statements). During the fateful week when the 
cloud was hanging over London, they put forth strenuous 
efforts to avert the threatened storm, and we have no 
doubt that it was very largely — perhaps, mainly—due to 
their exertions that a peaceful solution was attained. 

With regard to the merits of the original dispute, and the 
undesirability of entangling the industry of public electricity 
supply in questions which have no bearing upon its 
conduct, our views are unchanged ; they are shared by the 
District Industrial Council for Electricity Supply, No. 5 
Area, which has passed a resolution to the same effect. 
But in view of certain comments on our attitude which 
have been made in our own “ Correspondence " columns and 
in other quarters, it is due to ourselves to state emphatically 
that our opinions are of our own formation, based upon the 
facts so far as we know them, and entirely uninfluenced 
from outside. Our correspondents, while questioning our 
attitude, admit our customary fairness and jmpartiality, 
qualities which we prize; we have no axe to grind—the 
welfare of all classes of the public is our sole aim. Our 
opinions may not be infallible, but they are honest. 


The E.P.E.A. 
and the E.T.U. 
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ELECTRICITY SUPPLY DEVELOPMENTS AND. NATIONAL FUEL CONSERVATION.* 


Ву L. MARSHALL JOCKEL, A. M. l. Mech. E. 


THE passage of the recent Electricity (Supply) Bill 
through its various phases in Parliament appears to 
have drawn a considerable amount of attention to the 
super-station idea of generation in this country. 

Articles of a semi-technical nature have appeared in 
the lay Press, and the writer has already heard business 
men talking quite seriously about vast supplies of cheap 
electricity for all purposes, now that the new idea 
of super-stations is being recognised in the Government 
scheme! ; 

These lay ideals of a few super-stations supplying 
* rivers” of cheap electricity under a nationalised 
scheme of supply are not yet on the horizon, and for the 
immediate future we will have to develop our supply 
schemes upon fairly well-established engineering lines 
consonant with sound economic principles. 

Now that the Electricity (Supply) Bill has become an 
Act of Parliament, the policy of the Government has 
become somewhat clearer, and whilst large and up-to- 
date power houses will be constructed, the cult of the 
“© super-stationists " may become less popular. 

In many, quarters, however, there is a feeling that the 
new Act is somewhat short-sighted in its policy, inas- 
much as it allows. the present system of generation by 
coal destruction to continue, and may even perpetuate 
the system on a large scale in the so-called super-stations. 
It should be remembered, however, that the Electricity 
Commissioners are to be given a reasonable amount of 
latitude to carry out or initiate experimental or re- 
search work, and no doubt the problem of more efficient 
generation from coal or other fuels will receive due 
attention. 

It has taken five years of war conditions to drive 
home some of the most elementary facts in connection 
with both electricity supply and fuel conservation in 
this country, whilst judging from recent legislation it 
may take another five years of peace conditions to in- 
culcate the idea of the inseparability of electric power 
supply and the conservation of our fuel resources. 

Further legislation will be necessary if our national 
fuel supplies are to be adequately conserved, and the 
public will require te be educated to the fact that our 
coal measures are not inexhaustible, that waste is a 
crime in any civilised community, and that our com- 
paratively old pre-war systems of power supply, heating, 
and lighting must not be perpetuated. 

In the interval which will probably elapse, electricity 
supply engineers will, it is hoped, be given the facilities 
so long denied them of “© putting their house in order, 
and if the Electricity Commissioners are freed from 
political red tape, great progress may be confidently 
anticipated. The need for adequate supplies of elec- 
tricity is the pressing problem of the moment, and it 
is safe to say that thousands of prospective consumers 
in this country are awaiting supplies for power pur- 


poses, but cannot be connected until sufficient plant and 


cable are put into service, whilst in many undertakings 
the existing plant has had to be seriously overloaded to 
cope with the winter peak loads. 

It appears almost certain, then, that the present 
system of generation using coal-fired water-tube boilers 
and large steam turbines, must be continued in the 
immediate future or the post-war reconstruction period, 
although it entails the complete destruction of the coal 
under the boilers, and an overall thermal efficiency in 
the region of 20 per cent. 

At first sight this appears rather an unprogressive 
policy, but it must be borne in mind that consumers 
require energy now, and in a very large number of cases 
electricity is being adopted from an economie point of 
view, &o that considered broadly. national fuel con- 
servation is really being steadily attained. The present 


Е ы This article was written in March, 1920. 


urgent demands will thus be met, and should no radical 
departure from existing methods of generation take 
place in the near future, it is probable that several of 
the proposed so-called super-schemes will materialise, 
and naturally considerable interest is centring around 
the few large stations which are at present under con- 
struction. Whilst these stations will represent the latest 
practice as regards the employment of large generating 
units, high steam pressures and total temperatures, with 
greatly improved designs of extra-high-pressure control 
gear, no radical change is being made in what is now 
considered to be almost generally accepted practice. In 
view of this fact, it seems almost fallacious at this early 
stage of our progress in generation matters, to apply the 
term ‘‘ super-station " to a large up-to-date power sta- 
tion. The writer has it on excellent authority that in 
the case of one at least of the large new stations still 
under construction, the initial instalment of plant is 
already earmarked as regards new consumers’ demands, 
and it has been necessary to proceed at once with what 
may be regarded as practically a 100 per cent. extension 
of plant. It is quite possible that within the next five 
years or so, a considerable number of the supply systems 
in the more important industrial areas will be able to 
record an increase of about 100 per cent. in energy sold, 
so that if the present new stations are called super- 
stations," they may have to be termed super n-sta- 
tions ” in the near future, where n is used to denote 
the index of the super power ` 

In the meantime, the interest of supply engineers 
will no doubt be focused upon the stations approaching 
completion, and when these commence regular steaming, 


‘the operating results will probably prove of considerable 


guidance before most of the proposed new schemes are 
really well under construction. These new stations will 
undoubtedly show more efficient results than any of 
our existing power houses, but it does not necessarily 
follow that а very great reduction in the total costs 
per kilowatt-hour sold will result therefrom, owing to 
the heavy capital charges involved, and in some cases 
the probability of increased dual-transforming losses, 
in addition to transmission losses. Indeed, the con- 
struction of these large power houses under the present 
economic conditions in this country is viewed with dis- 
favour by the ''anti-super-stationists," who, amongst 
other reasons, contend that the saving effected in generat- 
ing costs is insufficient to balance the greatly increased 
capital charges necessary with the so-called super- 
station. 

This argument is true, of course, in many instances, 
and an excellent case can then be made out for local 
generation or an extension of the existing facilities, 
particularly if the present methods of generation are 
combined with a fuel conservation scheme, as may be 
possible in the near future. 

Comparisons of the present-day costs of plant and 
buildings per kilowatt installed, show an increase of 
from 150 per cent. to even 180 per cent. óver pre-war 
prices, whilst the provision of an up-to-date extra-high- 
pressure transmission system, and specially designed 
heavy type control gear, are factors of much increased 
importance in a large modern power scheme. Owing 
to the present unstable conditions in industry, it is 
difficult both to obtain satisfactory estimates for plant 
and materials, and during construction to adhere closely 
to original figures, whilst a new scheme involving 
specially designed plant or extra-high-pressure control 
gear, is perforce debited with a proportion of what might 
be fairly described as development or pioneering charges. 

Assuming that the many considerations involved are 
favourable in an existing scheme for the erection of a 
large station, under the present economic conditions, it 
is difficult to see how the capital charges can be kept 
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below 60 per cent. of the working costs, even assuming 
a good improvement in the load factor, and a ratio of 
10 per cent. is probably more realisable in actual work- 
ing. 7 

It may be of interest to consider some approximate 
estimates in connection with the provision of a large 
waterside power house, designed, say, to cope with the 
increasing demands for energy in an industrial area 
already supplied by an existing station, incapable of 
being economically extended to meet future require- 
ments. The costs are based upon present-day prices, 
which are somewhat unstable, and the capital costs in- 
clude foundations, buildings, coal stores, riverside work, 
all necessary plant and machinery, transformers, and 
E.H.T. control gear, but the costs of trunk mains and 
step-down transformers to link up with the existing 
system, are not included. The station is assumed to 
have an initial plant capacity of 60,000 kilowatts, but 
provision is made for easy and economical exténsion 
to an ultimate capacity of about 100,000 kilowatts, so 
that the capital expenditure per initial kilowatt in- 
stalled is naturally heavier under these conditions. An 


annual load factor of 50 per cent, is assumed initially, - 


with a maximum load of 40,000 Kw., so that the 
output will be 175 million Kw.-hours generated per 
annum. Three generating sets are provided, each 
turbo-alternator having a rating of 20,000 Kw. at, say, 
0.9 P.F., and one set with its accompanying boiler 
plant being spare or stand-by capacity. 

An annual charge of 124 per cent. on the capital 
expenditure has been allowed to cover interest and other 
standing charges, but in view of possible developments 
during the useful life of the plant, this is probably a 
rather moderate estimate of the capital charges. 

In connection with the working costs, an average 
coal consumption of 2 lb. per kilowatt-hour generated 
is assumed, and an overall thermal conversion efficiency 
of 17 per cent., or stated more conveniently, a thermal 
economy of 20 B.TH.U. per watt-hour generated. The 
figures have been calculated on a generating basis for 
simplicity, so that allowances must be made when con- 
sidering revenue figures based on the energy actually 
sold, as no estimates for the transmission and distribu- 
tion systems have been included. The approximate costs 
can be briefly set down as follows: — 


Capital Expenditure... ©» aes RN eee  £1,500,000 
Annual Capital charges at 121 7; m T , £187,500 
Do. do. do in pence per KW.-hr. generated 0°2571d. 


(On 175 million xw.-hrs.) 


Working coste KW.-hr. generated :— 
(On 175 lon Kw.-hrs.) 


Coal cost (at £1'25 per ton)... des ni эз 0:2678d. 
Other costa ese eee 9 0 0 eee eee ees 0:0893d. 
Total 0:3571d. 

Total costa per KW.-hr. generated: 0'2571d. 
0:8571d. 

Total ees 0°6142d. 


In the above estimate the ratio of capital charges to 
working costs is approximately 72 per cent. on a generat- 
ing basis, but the ratio will vary considerably in every 
scheme, and may quite easily be some 80 per cent. of 
the working costs. The heat consumption figures may 
appear to be rather heavy for modern steam plant, but 
they have been increased by an allowance of 10 per 
cent. to cover possible differences in actual working 
between the calculated figures and the results obtained 
over, say, an extended period of working under com- 
mercial conditions. The overall efficiency will vary 
somewhat with the quality of the coal used, and it might 
almost be said that under present conditions the thermal 
efficiency of а power station is influenced by such ex- 
ternal considerations as the temperament of the miners’ 
leaders, and the effects of State control of the mines! 
It should, however, be possible to realise an overall 
conversion efficiency of about 20 per cent. (f. e., say, 
17.1 B. TH. u. per watt-hour generated), with up-to-date 
plant scientifically handled, and a load factor of not 


‘continue. 


less than 50 per cent., with the present quality of coal 
available for power stations. | 

In the absence of actual figures, it is difficult to 
forecast the performance of a large power station either 
on а technical or а financial basis, more particularly 
во if the heavier items of plant are built on site, and 
the test plate is their actual foundation in the power 
house. 

It seems desirable at the present time that we should 
put our old-fashioned methods of compiling technical 
data and working costs into the melting pot, and re-cast 
them in up-to-date standard moulds, so that the figures 
could be used for making reliable comparisons between 
different supply undertakings. The generation of elec- 
tricity in power stations is a manufacturing process, 
the raw material, or coal, being subjected to chemical 
and thermal treatment in the boiler plant, before its 
potential energy is transformed, and becomes avail- 
able in the heat carrier, or steam, which in its thermo- 
dynamic cycle gives up a proportion of its energy to 
the turbine blading. 

From fundamental considerations, it seems only logi- 
cal then that the operating results should be expressed 
on a’ thermal basis, and the writer is convinced that 
in practice this is both a convenient and a satisfactory 
method of stating results, and one which is applicable 
to any size of power station. Perhaps, however, this 
matter will receive official consideration in the present 
reconstruction period in the history of electricity sup- 
ply. Ё 

Turning now to broader views in connection with the 
future of electricity generation, it is difficult to forecast 
developments during the next decade, particularly if 
national fuel conservation becomes a legally inseparable 
consideration of electricity supply, as suggested earlier 
in this article. Whilst hydro-electric power will prob- 
ably be developed to some extent when capital becomes 
easier, the generation of electricity by thermal methods 
either directly or indirectly from coal is certain to 
Whether the large waterside power house 
situated outside the area of supply will survive the de- 
velopments of the next ten years or so, is perhaps a 
matter of conjecture at present, and there are not a 
few engineers who are bold enough to assert that the 
so-called super-station is merely a passing phase in 
supply history, and that а return will be made to local 
generation schemes in the interests of heat conservation. 

It appears certain that a very substantial increase in 
the load factor will be necessary in order to minimise 
the effecta of the capital charges involved in connection 
with the large waterside station, and at present this will 
be very diffieult to secure unless interconnection is 
possible, to obtain the advantages of а widespread net- 
work and a diversity of load. Further, in stations 
operating with a few large sets of plant, reliability of 
supply is of paramount importance, as indicated by the 
writer in an article in the ELECTRICAL Revew of March 
27th, 1914, and this can only be economically secured in 
the majority of cases by the interconnection of systems. 

Possibly the Electricity Commissioners will initiate, 
or at least give encouragement to, research in generation 
matters, and it is quite probable that within a com- 
paratively short time we shall have before us some fairly 
reliable data in connection with a combined coal car- 
bonisation and electricity generating scheme, in which 
the capital cost and improvement in lay-out will be on 
more justifiable grounds than has hitherto been the 
case. If we assume the adoption of such a scheme in 
the future, it appears probable that the large steam 
turbine will be used for generating' purposes, owing to 
its various advantages and further possible improve- 
ments in efficiency, which will enable it easily to hold its 
own when compared with the internal-combustion engine 
or gas turbine, in the event of these prime movers be- 
coming a commercial success in large units. The boiler 
plant in connection with the combined carbonisation 
scheme might be both gas and coke fired, and in this 
connection perhaps a further development of the Bone- 
court boiler may be utilised as regards gas firing. 
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But with all these schemes there would still be a 
heavy loss of rejected heat at the lower temperature, 
which, in the case of steam or fluid turbines, would be 
some 65 to 70 per cent. of the total heat in the steam 
or heat carrier. А considerable portion of this rejected 
heat might easily be utilised in the case of internal-com- 
bustion prime movers, but as regards present practice 
with steam turbines, about 7U per cent. of the total 
heat in the steam is carried away by the condenser circu- 
lating water, and with large modern units some 65 per 
cent. will probably be dissipated by means of the cooling 
water. 

Assuming, for example, the case of а large waterside 
station equipped with modern steam turbine plant and 
carrying а load of, say, 50,000 kilowatts, then under 
average conditions of working the heat rejected to the 
condenser circulating water will be from 495 to 500 
million B.TH.U. per hour. 

The colossal waste of thermal units in the condenser 
cooling water of large power houses is a problem that 
may have to be tackled in the immediate future, if the 
large waterside station is to become more than a passing 
phase in supply developments, and become a potent 
factor in a combined scheme of electricity supply and 
fuel conservation. The rejected heat might be utilised 
in connection with a public hot-water supply system, 
as proposed by Mr. W. M. Selvey, and if the power 
house is at all reasonably situated with regard to the 
area of the hot-water service, the scheme appears to offer 
commercial possibilities in respect of fuel conservation. 

Vast quantities of heat are necessary for domestic 
and industrial purposes in any community, and the 
writer believes that fuel conservation, cheaper and more 
universal electricity, and a cleaner and healthier atmo- 
sphere, are all inter-related problems that will have 


to be tackled by engineers during the next decade. The 
relatively small, and at present inefficient power station, 
situated centrally to its distributing network, will in 
many instances be superseded by a bulk supply, but 
there is still scope for the development of combined 
generating and heat supply schemes, utilising chiefly 
the rejected heat from the electricity works plant. 

The idea of transmitting either hot water or steam 
to any appreciable distance is often considered to be 
quite impracticable, but in practice it can be commer- 
cially successful, and result in a considerable economy 
of fuel. 

Various estimates of the coal wasted annually for 
both industrial and domestic purposes have been 
computed by different authorities, but supposing the 
very moderate figure of 30 million tons wasted through 
inefficiency and ignorance, &c., it appears evident that 
we are still a prodigally wasteful nation. Further, sup- 
pose that owing to national fuel conservation, we sold 
an increasing proportion during the next few years of 
this 30 million tons per annum in the overseas markets, 
the revenue obtainable by taxation alone would justify 
Government assistance for various reconstructional 
schemes, such as railway electrification, power supply 
improvements, inland waterways, and transport sys- 
tems, &c. 

The writer is aware that whilst ‘‘ Utopian "' ideas in 
connection with fuel conservation are easy to construct, 
they would be difficult to practise during the present 
period of industrial unrest, but it is very necessary 
that engineers, and particularly electricity supply en- 
gineers, should keep ideals always ahead of their prac- 
tice, for in а very large measure, progress in both elec- 
tricitv supply and national fuel conservation will de- 
pend upon their exertions. 


b 


U.S.A. STANDARD PRACTICE IN VOLTAGE RATINGS.’ 


By F. D. NEWBURY and R. W. E. MOORE. 


Turis article has been prepared in order to show the American 
practice in alternating-current voltages of systems and ap- 
paratus, and the reasons leading up to their develop- 
ment and use. While a very great deul has been accom- 
plished in standardising voltages, yet there is à considerable 
held that has not been covered, but in which there has been 
established a logical and economic practice. It has been 
attempted only to cover this subject in a broad and general 
way. 

karly Development of Utilisation Voltages.—In the very 
early development of the electrical industry, experimental 
work commonly employed 100 volts, and this value was used 
on account of limitations in lamp construction. Lamps and 
other simple devices were constructed for this voltage; also 
generators were commonly designed for 100 volts. There was, 
however, a tendeney for distributing circuits to increase in 
voltage due partly to the desire to reduce the effect of voltage 
drop by increasing the basis voltage, but largely to the in- 
fluence of the carbon incandescent lamp which, for practical 
reasons, was supplied to the industry in a wide range of volt- 
ages from 100 volts upward. These lamp voltages ranged from 
100 to 130 volts, and brought into existence a corresponding 
range of utilisation circuit voltages. The present practice 
shows a variation in circuit voltages of from 110 to 120 volts. 
This condition retarded. standardisation for a long period of 
time, and has made it dificult to accomplish. 

The tendency for voltages to increase seems to be universal, 
Direct-current traction voltages may serve as a typical 
example. Since 1900, traction voltages. have increased from 
50% volts to 550 volts, and during the past ten years. to 650 
volts. This general tendeney for voltages to increase as soon 
as placed into use is mentioned only to indicate the reason 
for the basis of 110 commonly used, and also to suggest the 
ditticulty of maintaining, for any length of time, a standard 
based on any lower voltage. 

In this connection some statistics тау be interesting show- 
ing the magnitude of the field covered hy the present discus- 
sion, and consequently the extent to which these standard 
practices have become well established. 

In a single vear (1919) there were 182 million ineandescent 
lamps sold within the United States. There are nearly 6,000 


* This article was prepared in view of the discussion which 
took place at the last meeting of the I.E.C. with regard to 
standard pressures. : 


main generating stations in the United States having an 
aggregate generator rating of nearly thirteen million K.. A., 
and representing à capital investment of between 9,500 and 
3.000 inillion dollars (4500, 000. 000-4600, 000, 000). This does 
not include isolated plants, power stations serving only 
one manufacturing plant, nor the plants operated by electric 
railway companies for their own power. There are 126 power 
plants of over 20.000 kw. capacity. The rapid increase in the 
number of new a.c. generating stations makes this subject of 
standard a.c. voltages particularly important at the present 
time. In the United States alone, for example, 226 new 
central stations were built in 1919. Of the central stations 
(stations generating power to sell) in the United States, nearly 
SO per cent. are entirely alternating current, and an additional 
10 per cent. are a combination of alternating and direct cur- 
rent. In addition to that given above, there are а very large 
number of isolated and industrial generating plants as in- 
dicated by the census of 1917, which showed 45,000 such 
plants. 


Classes of Systems.—Svstems and apparatus, from the stand- 
point of voltage standardisation, шау be conveniently divided 
into four groups. This division into classes is employed only 
for the purpose of presenting this subject in the clearest form, 
and the limiting values einployed in each class are not to be 
considered as representing definite limits in practice. 


I. Relatively small systems. (up to 1,600 or 9,000. K. v. A.) 
with voltages up to 2,100, in which generators may be directly 
connected to the utilisation circuits, or step-down trans- 
formers imay be used. (figs. 1 and 2). 


2. Systems of medium size (up to possibly 20,000 R. v.a.) 
supplying urban communities of medium size, using generator 
voltages up to and including 13,200, and which may or may 
not use step-up and step-down transformers between the 
generators and distribution circuits (fig. 3). 

3. Systems of large size (larger than class 2 and up to ap- 
proximately 100,000 or 200,000 K. v. d.) serving the largest urban 
communities, or supplying areas of considerable extent by 
transmission lines, employing voltages up to roughly 88.000, 
and having step-up and step-down transformers (fig. 4). 


4. Large, long-distance, transmission systems emploving 
voltages up to 220,000. From the standpoint of standard 
Ge. this class is simply an extension of the preceding class 

g. 5). 
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Values of Normal Circuit Poltages.— The following table 
gives a somewhat complete list of the values used in practice 
ав aed normal voltages for circuits in the several classes of 
system :— 


Class No. ta (without distributing transformers).—See Fig. 1. 


Generator voltage.* Utilisation device voltage. 


240 220 
480 110 
600 550 
2,409 2,200 


Class Хо, 1b (with distributing transformers’.—See Fig. 2. 


Class №. 4.— See Fig. 5. 


Generator Transmission Distribution Utilisation Utilisation 
voltage.“ cireuit voltage. circuit voltage. circuit. device voltage. 
6,600 22,000T 2,300 115 110 
11,000 33,000 2, 300/4000 Y 230 . 220 
13,200 110,000 6,900 460 440 
132,000 11,500 575 550 
154,000 13,800 2,300 2,200 
220,000 


t Secondary transmission circuits. 


The Utilisation Device Voltages given are those which are 
standard for a very large amount of apparatus using current, 
especially motors, but there are some devices supplied at other 


сао . M „ ratings. This is particularly true of lamps. 
240 113 110 A word of explanation concerning the terms used in the 
480 230 220 illustrations of typical systems and in the above tables may 
600 160 410 be necessary. Circuits may be conveniently divided into 
2,400 575 550 four main classes :— 

l. The generator circuit is the part of the system from the 
generator to the station bus. The same voltage value is 
considered to exist throughout the generator circuit which 

Class Iva) obviously is the generator voltage, and it is convenient to omit 
Utilization Device. Class I(b! Vithzahon Device 
Generator Circuit Utihzation Circuit 
240% Generator ana Utilization 24000 1465/230 V 10/220 
Circuit Bus No taps for 
Bus X Regulation 
Fia. 1. Fia. 2. 
Utilization 
Eus И: » |... деисе 
Ө Generator Circuit : Distribuling Circuit Utilization 
13200 V. e300V Crcuit 
Bus Taps for Regulation 5/230 10/220 
Vo taps for 
Induction Voltage Regulation 
Regulator 
qo 0 Xx Ы b Fig. 3. 
Class IT 
Generator | 
Circuit Primary Transmission Distributing Circuit Utilization 
6500 / 32 66000V Circuit e300V ii Circuit , И 
Б izalion 
22000V 115/230 Device 
Transmission Circuit 
Induction Voltage 
Regulator 
"A | Fia. 4. 
Class IY Utilization | Circuit 
Generator 


Primary Transmission 
132000V Circuit 


Ger) Circuit 
33200 % 


Circuit 
T Fia. 5. 
Class No, 2.—See Fig. 3. 
Generator Distributing Utilisation Utilisation 
voltage. circuit voltage. circuit voltage. device voltage. 
6,600 2,300 115 110 
11,000 2,300/4,000 Y 230 220 
13,200 460 440 
575 550 
2,300 2,200 
Class No, 3.—See Fig. 4, 
Generator Transmission Distribution Utilisation Utilisation 
voltage.* circuit voltage. circuit voltage. circuit. device voltage. 
6,600 22.000 2,300 115 110 
11,000 33,000 2,300/4,000 Y 230 Р 220 
13,200 44,000 6,9 0 460 410 
66,000 11,500 575 550 
88,000 13,800 2,300 2 200 


; e2000V7 ; 


Secondary Transmission 


33000V 


Distributing 
Circuit q 


2300V | 
Utilization Device 


the word circuit“ in referring to the voltage of this part 


a the system. 


2. The transmission circuit is the part of the system in 
which bulk power is transmitted from one locality to another 
locality; it is that part of the system between the secondary 
of the station step-up transformers and the primary of the 
step-down transformers serving the distribution circuit. The 
transmission circuit may be divided into primary and secondary 
transmission circuits when several transmission lines at re- 
duced voltage are tapped off. the main or primary transmis- 
sion circuit. 

3. The distributing circuit is that part of the system con- 
sisting of the distributing network. 


* The generator voltages a8 given are commonly accepted in 
the United States as system voltages. 
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4. The utilisation circuit is that part of the system to which 
lights, motors, heating apparatus, and other utilisation devices 
are connected. A distinction is made between the voltage of 
the utilisation circuit and the voltage of the utilisation device 
which represents the conventional voltage drop in the utilisa- 
tion circuit. 

Discussion of Class No. 1 Voltages.—1t will be noted at once 
that generator voltages in Class No. 1 are inultiples of twelve, 
while voltages in other classes are multiples of eleven. The 
reason for this difference is the absence of transformation in 
the majority of installations employing low voltage generators. 
Originally it was common practice to adhere to the sume 
ratio in generator voltages as in voltages of other apparatus, 
and the standard generator voltages were 220, 440, and 1,100, 
and 2,200. However, as 110 and 220 became better established 
as the standard voltages, and the requirements concerning 
uniformity of voltage in utilisation. circuits became more 
exacting, it was found that generators, supplying utilisation 
circuits without transformers must be designed for higher 
voltages, to provide for the necessary drop between the genera- 
tor and the consuming device. The lower voltages, 220 and 440, 
were the first to be changed to these higher values of 240 and 
480, and there was a period when standard generator voltages 
were 240, 480, and 92,500, but this proved uneconomical from 
the generator standpoint since it is convenient that the volt- 
ages within a given cluss be whole number multiplies of the 
basic voltages (in this case 120). Therefore the standard 
voltages of 940, 480, 600, and 2,400 were finally reached. 

Discussion of Voltages of Classes Nos, 2, 3, and 4.—We have 
pointed out that the development of lamps, motors, and other 
utilisation devices led to a basic voltage of 110. ‘This, in turn, 
determined the common factor of eleven used throughout 
American practice for transmission, distribution and utilisation 
circuits. 

There is an apparent discrepancy between the voltages re- 
commended for generators (240, 480, and 2,400) and the 
corresponding voltages recommended for distribution circuits 
from transformers (230, 460, and 2.300). Utilisation devices 
of the same voltage may be supplied directly from both of 
these voltage sources. These differences arise from the different 
conditions existing in the two cases. 

1. There is more freedom in the choice of transformer loca- 
tions with reference to the centre of the load than in the case 
of generators, so that the permissible voltage drop between 
the generator and its load should be greater than between the 
distributing transformer and its load. 

2. Transformers may be designed (as is the case in U.S. 
practice) to operate successfully within a moderate range 
beyond their rated voltage, while generators cannot be pro- 
vided with this voltage margin, without providing equal per- 
centage increase in capacity. This also makes it possible to 
provide satisfactory voltage at the utilisation device with the 
lower transformer secondary voltage. 

Generators inherently have a fixed maximum voltage at the 
maximum rated load and rated power factor because of the 
fixed exciting voltage and a higher voltage cannot be main- 
tained unless the excitation voltage is increased above its 
normal value. It is logical, therefore, to consider the station 
bus voltage as establishing the system voltage. In systems 
having step-up transforiners connected to the station bus, the 
ratio of transformation establishes the normal voltage of that 
part of the transmission system. Several secondary transmis- 
sion or distributing circuits of varying length and density of 
loading may be tapped off from this primary transmission cir- 
cuit, each having its own load drop and other service require- 
ments. It has, therefore, become standard practice to provide 
transformer taps in the step-down transformers. The ratio of 
transformation in the step-down transformers, therefore, es- 
tablishes the normal voltage of the distributing circuits. 

It will also be noted that while the common divisor of 
voltages for transmission circuits 1s 11 (22,000, 33,000, &c.), 
the corresponding factor for distributing circuit voltages 1s 
11.5 (2,300, 6,900, &c.). 

It is American practice to design distributing transformers 
(up to 6,900 volts) feeding the utilisation circuits, without 
voltage taps for reasons of manufacturing economy. This 
inakes it desirable to provide for a large part of the total 
voltage drop of the system at the point in the system where 
taps are available ahead the distributing transformer. This 
is the reason for the higher basie voltage (115 instead of 110) 
in the distributing circuit, as compared with the basic voltage 
in transmission circuits. 

Normal Vatue of Line Drop.—It will be noted that the total 
difference between the generator or secondary voltage of the 
step-up station transformers and the utilisation voltage, is 
based on approximately 10 per cent. line drop. This value is 
subject to variations in practice, but 10 per cent. represents, 
according to the American experience, a fair compromise 
between reasonable cost and good service. It also represents 
а compromise based on practice that embraces the widest 
possible variety of condition in cost of power, from one extreme 
of high-priced coal or oil to the other extreme of water power; 
and a wide variety in service requirements, ranging from 
large congested city conditions to transmission systems hun- 
dreds of miles in extent. It is to be understood that closer 
regulation is obtained, when desired, as in city lighting 
circuits by the liberal use of induction-type feeder regulators, 
or on transmission circuits by synchronous condensers. 

Normal Voltage of Circurts.—There is another question that 


 jnevitably arises in any discussion of standard voltages. What 


is the normal voltage of the circuit? Voltages of widely 
different values exist in the same circuit in many practical 
cases due to line drop, or in the case of long transmission lines 
with high capacities, the voltage at the receiving end of the 
circuit may be higher under light load conditions, necessitating 
a reduction in the voltage at the generating station, or Ше 
equivalent to maintaining normal voltages at load centres. 
Engineering considerations of insulation margin of safety make 
16 necessary to consider the highest rated voltage of any ap- 
paratus connected to the circuit as the normal rated voltage 
of the circuit. Then all apparatus that is to be connected to 
the circuit should be designed to have the recognised standard 
margin of safety based on this normal rated voltage of the 
circuit, even if, under usual operating conditions, a particular 
piece of apparatus is connected to a part of the circuit that 
operates at a lower voltage than the normal voltage of the 
circui& under same load conditions. | | 

The practice has developed, in view of these considerations, 
of defining the normal voltage of the system in the following 
terms. This definition and practice has been suggested for 
general adoption :— 

In systems employing transformers, the normal voltage of 
the system or circuit is defined as the highest rated voltage of 
the secondaries of transformers supplying the system or 
circuit. 'This voltage rating applies to all parts of that par- 
ticular system of circuit. | 

“ Itis to be understood that the standard rules for dielectric 
strength tests be based on the normal voltage of the system or 
circuit as defined above, and all dielectrie strength tests shall 
be based on the normal voltage of the system, even if ap- 
paratus is applied on a part of the system which ordinarily 
operated somewhat below the normal voltage."' у 

This definition of normal voltage is intended for application 
to all systems. Any definition of normal voltage of the circuit 
that is not based on the highest voltage existing normally in 
the circuit is, in effect, а reduction in the recognised margin 
of safetv of the insulation, and rather than accomplish such 
a reduction in margin of safety indirectly in this way, it would 
scem preferable to do it directly by changing the standard 
dielectric test rules. But the tendency in connection with the 
rules for dielectrie strength seems to he in the direction of in- 
creasing the margin of safety rather than decreasing it. 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week, Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


Economiser Tubes. 
Would any of your readers show by diagrams and explain 
an easy and quick method of withdrawing and replacing 
economuiser tubes (Green's)? 


R. S. Thornthwaite. 
Whitehaven, October 5th, 1920. 


The E.P.E.A. and the E.T.U. 


I am very pleased to find someone upholding the attitude 
taken by the E.P.E.A. in the recent electrical industry dispute. 

May І ask why so many of your correspondents—and your- 
self, judging by your footnote appended to a letter signed 
" Pollux ” in this week's ELECTRICAL REVIEW—are so con- 
vinced that the E.T. U. set out to nobble the E. P. E. A.? 
It is very evident from previous letters on the subject that, 
between certain sections of these unions, rather bad feeling 
exists, and it would appear to my mind that someone (most 
probably an enemy of both) is trying to work that '' rather 
bad feeling " into a feud to serve his ends. Who can it be 
that is the common enemy of ће E.T.U. and E. P. E. A.? 
Most probably, I should say, the capitalists, but the support 
given to this in. your footnote is hardly in keeping with the 
impartial attitude you usually adopt in these matters. 

Juice. 
London, October 10th, 1990. 


Having read the correspondence that has appeared in your 
columns lately on the subject of the E. T. U. and E.P. E.A. 
and noted the one-sided tendency manifested therein, I was 
relieved to find something on the other side in the letter 
signed“ Pollux " in this week's Evectrican Review. I will 
lay myself open to being accused also of being naive '' and 
‘artless’? by endorsing his remarks. 

Your own lengthy remarks and comments on the letter in 
question are, however, somewhat mystifying to me, for Е can- 
not decide in my own mind whether you have an axe to 
grind, or have only taken (to an E.P.E.A.-ite) a wrong view. 
Whatever the cause, the letter appears to have “ hit vou in 
the raw," and I am afraid the unexpected blow has elicited 
an editorial from you. not exactly in accordance with your 
usual fair and logical power of argument. 
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The whole point in dispute, as I see i$, is that the E.T.U. 
toed (for once) the E.F.E.A.'s line, and because the E.T.U. 
is of doubtful repute you turn on the E. P. E. A. and ask 
them. why they allow it. 


e Ben Hur. 
London, October 10th, 1920. 


I thank you for your kind and flattering note to my letter 
of the 4th inst.; remarks of that nature ought not to pass 
without comment. 2 | | 

_Presumably the note was meant more as an explanation of 
matters than an answer to my letter. It hardly convinces one 
as being a genuine expression of opinion, but rather a set 
of pickings such as one frequently finds a lawyer resorting to 
in defending a hopeless case—an attempt to confuse. Possibly 
it was intended to be so? | 

Perhaps I did not make it as clear as I might have 
done, that the E.T.U.'s adoption of a settlement by agree- 
ment“ policy was not necessarily permanent, but I think 
it was sufficiently clear to anyone who did not want to read 
it otherwise. 

In any case it was not the E.P.E.A. that changed its policy; 
the employers who refused to try and settle by negotiation 
certainly made a serious mistake, and must not expect support 
from the E.F.E.A. under such circumstances, though there is 
no doubt that E.P.E.A. men as a body (as they have already 
shown) are fully aware of and anxious to execute their duties 
—public and other. i 

s regards the public, how much do they care whether 
E.P.E.A. men live or starve so long as their lights, their tram- 
. ways, their conveniences of every kind continue? When the 
public show one tenth of the regard for E.P.E.A. men that the 
latter have already shown for the public, arguments on the 
basis of a man's higher duties to the public will begin to 
have weight. | 


October 10th, 1990. 


[We refer to this matter in our leading columns.—Eps. 
ELEC. REv.] 


Pollux. 


External Wasting of Fuel Economiser Pipes. 


. In your contributor's interesting article under the above 
title the statement is made that the water is very much colder 
at the feed inlet end of the ordinary type of economiser than 
at the other end, and this is given as the reason why the 
pipes often show excessive wastage at that end. Now, this 
is not the case, since, in the first place, all the pipes work 
in parallel, and, therefore, all receive water at the same 
temperature; and, secondly, as I have already shown in 
your pages ( Some Sources of Error in Thermometry, 
December 29th, 1916), the lowest water temperatures in an 
economiser are found, not at the feed inlet end, but at the 
other end, in spite of the higher flue gas temperatures obtain- 
ing there. The reason why, in spite of this fact, the deposition 
of moisture and consequent corrosion take place at the feed 
inlet end is due as much to the low gas temperature at that 
end as to the low temperature of the water. 

With regard to the warming of the inlet water, it should 
be remembered that the higher the inlet temperature is made 
the less efficient. will the economiser be, and for this reason 
it is doubtful whether the system sometimes adopted, of using 
a small section of the economiser at the cold end as a pre- 
liminary heater by arranging it to work in series with the 
main economiser, is not more justifiable from an economical 
point of view than the use of the various contrivances for 
warming the inlet water described by your contributor. 

I was somewhat surprised to find no mention of the 
National circulator. as a means for increasing the tem- 

rature of the feed water. This apparatus is quite efficient 
or the purpose, it does not require the feed pumps to deal 
with warm water, it. has no moving parts, and, once ad- 
justed, it remains self regulating, as the amount of hot water 
by-passed by it is roughly proportional to the flow of water 
to the economiser. 

It would be interesting to know how the steel tube econo- 
misers which appear to be coming into favour at the present 
time.compare with the old cast-iron economisers as regards 
wastagé. ME 
uod A og S. B. Pausey. 
Loughborough. 
October 4th, 1990. ` 


oe * 


| Domestic Supply Pressure and Wiring. 

I have read with considerable interest the article and cor- 
respondence recently appearing in your columns on domestic 
supply pressure and wiring. and as a wireman would like to 
add my quota in favour of. the ''T,ooped Tube” system 
of wiring as possessing considerable advantages over any sys- 
tem of. concealed wiring at present in use in this country :— 

1. Lower installation cost. . 

2. All wires may be pushed or drawn in after plastering, &c., 
is finished.. TN 

3. A live pair can always be found at any light outlet 
and consequently additions can be carried out, or trouble“ 
located and removed with the minimum of expense. 


4. There are no boxes of any description concealed under 
the floors, and no loose boards or pockets in floors are neces- 
вагу. | 
5. Generally speaking, there will only be two wires in а 


. tube. 


The essential differences between the usual English method 
and the '' Looped Tube“ method as used in America for the 
last fifteen years to my knowledge are perhaps best shown in 
the diagram. It will be noticed that the latter system takes 
slightly more tube than the ordinary method, but against 
this must be set the saving in wire and fittings and the great 
saving in labour of wiring. A valuable stunt that is not 


Dist: Boord 


Fia. 2.—AMERICAN METHOD. 


pos 


С er Strip 


epo 
. Fra. 3.—Bonpina Device. 


generally used is to use the third plate of a three-plate ceiling 
rose a8 the looping-in point for the positive wire or switch 
feed. Where several tubes enter a ceiling point some simple 
bonding device is necessary if continuity 18 desired, and I 
would suggest strip copper 4 in. wide perforated every à in. 
with a 3/16-in. hole and fastened in the manner indicated 
in fig. 3. 

The device makes a good contact at less cost than any 
bonding device I know of, and is adaptable to any size or 


number of tubes. 


With couplings, where necessary, it is the only fitting re- 
quired, no tees being used, and the tube being bent instead of 
using elbows. | 

.The idea is fairly prevalent amongst wiremen and con. 
tractors that ‘‘ close-joint " tube cannot be bent in a decent 
right angle. This is quite a mistake. With a block of hard- 
wood bored accurately to the size of the tube and the edge of 
the hole gouged out in the arc of a circle, no difficulty will 
be found in bending 1 in. or & in. tube in a right angle bend 
with a radius of about 3 in. | 

Where two such bends are encountered in a run, as from 
ceiling point to switch, or from one ceiling point to another, 
the wires push in quite freely, no draw wire or fishing : 
being required; and wiring becomes very simple and quick. 
The wiring of one point takes only a few minutes. I do not 
claim for this system that it is suitable for old buildings, but 
for the large number of new houses at present being erected 
all over the country, in my opinion, it knocks all other systems 
including C.T.S. into а cocked hat. 

Archibald J. Inch. 


Berkhamsted. 
October 11th, 1920. 


— —— — — — E 


Road Transport. 


With reference to the letter of Tractor which appeared 
in a recent issue of your journal, in which the writer stated 
that, with the exception of Sir H. P. Maybury, he failed to 
find the names of anv members of the Institute acquainted 
with modern road work, and, unless more attention is given 
to the science and art of road construction for present-day 
traffic, those who are responsible for providing transport and 
dealing with road traffic are likely to have some difficulty m 
the smooth running of the heavy and increasing motor traffic 
that roads will have to carry—the latter concludes with the 
comment “that it looks as if the Institute of Transport 18 
putting the cart before the Borse.” i 

I solicit the hosnitality of vonr columns to point out that, 
in addition to Sir Tlenry Mavburv. Director-General of Roads, 
Ministry of Transport, Sir Maurice. Titzmaurice, OMG. (а 
former engineer of the IG. G.). Mr. W. Willmott (until 
recently County. Survevor of Warwick), and Mr. A. Dryland, 
County Surveyor, Middlesex. who are members of the Council, 
the membership of the Institute includes the survevore of the 
counties of Bedford. Durham. Gloucester, Isle of Elev. Kest- 
even, Leicester, Kent, Nottingham, Somerset, Stafford, East 
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Suffolk, West Suffolk, Worcester, 
Ridings of Yorkshire. 

In addition, many of the chief officers of the Roads Branch 
of the Ministry of ‘Transport and numerous prominent Metro- 
politan. and provincial municipal engineers are also associated 
with the Institute. 

It would, therefore, appear that your correspondent must 
have indited his letter under a misapprehension, and that 
there is no cause for the belief that the important question of 
road construction in relation to transport will not receive the 
consideration it deserves by the Institute; on the contrary, am 
important paper dealing with this gubject has already been 
read before the Institute by Sir Henry Maybury, and others 
are to follow.- 

H. S. Blair. 


Hon. Secretary, Institute of Transport. 
Westminster, October 8th, 1920. 


and the East and West 


Power Factor. 


It would, I think, have been helpful if Mr. C. H. Harvey, 
in his letter of September 19th, had been a little more explicit 
with regard to his suggestion to charge on the basis of K.V.A.- 
hours, the charge to be modified in accordance with the 
power factor of the whole system.” 

First, what is exactly meant by the overall power factor of 
the system, and secondly, how does Mr. Harvey propose to 
obtain this figure? In the case of an undertaking fed from 
one power station, I presume Mr. Harvey's idea is that the 
power factor of the power station at times of peak load should 
be taken, but this of course would vary from day to day. On 
the other hand, with а supply system fed by several power 
stations. 16 is not quite clear how Mr. Harvey would ascertain 
the overall power factor of the system; perhaps he will be 
good enough to explain. 

The argumenta deduced in mv letter of September 14th with 
regard to the iniquity of charging on the basis of K.v.A.-hours 
are in no wav affected. as Mr. Harvey supposes, bv adjusting 
the x.v.4. charge to the overall power factor of the system. 
In taking Id. per k. v. A.-hour I had in mind a charge of 1.954. 
ner unit at 80 per cent. power factor, i.c., a charge per E. v. A.- 
hour of 80 per cent. of 1.25d. 

If Mr. Harvey will look at the matter in this light, I think 
be will agree that what I have previously said is correct: but 
on the other hand, if he can produce facts and ficures to show 
that this is not so, I am sure it would help the discussion. 


E. W. Dorey. 
Enfield, October 12th, 1990. 


IMPORT TRADE OF CHINA. 


Тнв following table shows the value (and where possible 
the weight) of China's Imports in 1919 of material of interest 
to the electrical and allied trades, indicating the principal 
countries of origin. "The figures for 1918 are given in com- 
parison, and notes of increases or decreases are added. The 
advance in Chinese purchases is striking, and it is note- 
worthy also that Great Britain is regaining its share rapidly. 
It is probable that the trade credited to Hong Kong was to 
а fair extent transacted with the United Kingdom. 

The Chinese picul=1334 lb. average, and the Haikwan 


tael=5s. 34d. in 1918 and бв. 4d. in 1919. 
Country whence imported 1918 1919 Inc. or dec. 
Machine belting.— 
Total taels 554,000 768.000 + 214,000 
Hong Kong taels 48.000 58.000 + 10.000 
Great Britain taels 224.000 296.000 + 79.000 
Japan . . taels 168.000 280,000 + 62.000 
United States ... taels 107,000 170,000 + 63,000 
Electrical materials and fittings.— 
Total taels 308,000 5.170.000 + 862,000 
Hong Kong taels 371,000 398,000 + 27.000 
Great Britain taels 250.000 | 985,000 + 35.000 
Italy taels 9.000 098 00 + 279.000 
Japan taels 2.300.000 9,303,000 + 3.000 
Canada .. taels 273.000 227.000 — 46.000 
United States ... taels 874,000 1,692,000 + 748,000 
Machine toole.— : 
Total taels 849,000 | 500,000 + 151.00 
Great Britain taels 2,600 50.500 + 47,900 
Denmark taels — 21.000 + 21.000 
Japan taels 199.00 222.000 + 23.000 
Canada taels 2,000 28.000 + 26.000 
United States ., taels 143,000 169.000 4. 96.000 
Propelling machinery as boilers, turbines.— 
Total taels 757.000 1,640,000 + 883.000 
Great Britain taels 117.000 292.000 + 175.000 
Japan taels 900.000 162.000 — 38.000 
Canada .. taels 67.000 108000 + 41,000 
United States ... taels 855,000 799,000 + 444,000 


Country whence imported 1918 1919 Inc. or dec. 
Machinery, other, not textile, brewing, refining, £c.— 


Total = taels 5,019,000 8,417,000 + 3,398,000 
Hong Kong taels 379,000 658,000 + 279,000 
Great Britain taels 524,000 918,000 + 394,000 
Japan taels 2,509,000 2,320,000 — 189,000 
Canada .. tuels 326,000 740,000 + 414,000 
United States ... taels 1,117,000 2,618,000 + 1,501,000 
Telegraph and telephone material.— 
Total taels 501,000 940,000 + 439,000 
Hong Kong taels 11,000 60,000 + 49,000 
Great Britain taels 16,000 67,000 + 51,000 
Japan taels 398,000 406,000 + 108,000 
Canada .. taels 16,000 103,000 + 87,000 
United States ... taels 55,000 151,000 + 96,000 
Aluminium, manufactured.— 
Total piculs 240 1,760 + 1,520 
taels 40,000 287,000 + ,000 
Japan piculs 180 1,590 + 1,410 
taels 35,000 275,600 + 240, 600 
United States ... piculs 60 160 + 100 
| taels 5,000 10,000 + 5,000 
Brass and yellow metal; bars, sheets, wire, £c.— 
Total piculs 19,000 27,000 + 8,000 
taels 764,000 860,000 + 96,000 
Hong Kong piculs 4,600 8,000 + 4,000 
taels 191,000 247,000 + 56,000 
Great Britain ... piculs 46 1,690 + 1,644 
taels 3,000 56,000 + 53,000 
Japan piculs 14,000 15,000 + 1,000 
taels 534,000 468,000 — 66,000 
Canada picula 30 1,330 + 1,300 
taels 2,000 54,000 + 52,000 
United States ... piculs 526 542 + 16 
taels 33,000 32,000 — 1,000 
Copper, bars, rods, sheets, plates, nails, and wire.— 
Total piculs 11,000 40,000 + 29,000 
taels 422,000 1,334,000 + 912,000 
Hong Kong piculs 520 430 — 90 
taels 98,500 15,000 — 13,500 
Great Britain ... piculs 2 988 + 986 
taels 80 23,000 + 22 920 
Japan piculs 10.000 36,000 + 26,000 
taels 378,100 1,209,000 + 831,000 
Canada piculs — 917 + 917 
{ае1в — 29,000 + 29,000 
United States .. piculs 195 1460 + 1,265 
taels 9,000 50,000 + 41,000 


THE LONDON MEDICAL EXHIBITION. 


Тнк tenth London Medical Exhibition, organised by the 
official managers of the exhibition of the seventeenth Inter- 
national Congress of Medicine, 1913, and the exhibition of the 
ffth Clinical Congress of Surgeons, London, 1914, was held 
at the Central Hall, Westminster, last week, and was well 
attended, considerable interest being shown in the various 
exhibits. These consisted of medicines, antiseptics, ansesthe- 
tics, tonic and patent foods, and other chemical products, 
together with surgical and dental appliances and instruments, 
artificial limbs, and last, but by no means least, electro- 
therapeutical apparatus and X- -ray outfits. Many of the 
latter devices are well known, and need no elaborate descrip- 
tion, but some types of apparatus that were on view are 
worthy of notice, and we hope to publish more about them 
at a later date. 

The total number of exhibitors was about 90, of which some 
sixteen firms showed appliances of an electrica] nature. Of 
these firms some half-dozen had on view X-ray outfits and 
accessories suitable for both medical and dental purposes, 
while about the same number of firms showed electrical de- 
vices of special interest to dentists. 

In what follows we present a brief review of the exhibits 
of an electrical nature that were on view. 

Messrs, Mayrr & PHELPS, amongst many other devices and 
instruments, exhibited an examination lamp fitted with a 
burner of the 4-watt type. which gave a brilliant light, and 
an improved electroscope intended to be used for the direct 
examination of the larvnx, cesophagus, and air passages. 

Messrs. ALLEN & HaNBURYS, Lro., in addition to other 
preparations, showed '' Umbrose," or what is termed '' sha- 
dow meal,” being a specially prepared barium meal. and used 
for X-ray diagnosis. Tt is in the form of an impalpable powder 
and the barium sulphate is incorporated with the other 
ingredients in the process of manufacture, so that when 
administered a clear and regular shadow of good definition is 
produced. A useful feature is that the subject can easily 
prepare and administer the meal himself. 

Messrs. HawksrgY & Sons had on view a number of very 
interesting devices, which included various forms of De Zeng 
electric diagnostic instruments. 

THE MEDICAL SUPPLY ASSOCIATION, LTD., exhibited a selec- 
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tion of its electromedical apparatus, such as has already 
received notice in our columns. 

Mn. L£oLINE A. EDWARDS demonstrated the uses of his 
'" Quidos patents, several of which have been described in 
our New Devices” columns at various times. They in- 
cluded an insulated oven, electrically or gas-heated, in which 
high or low temperatures can be maintained over long periods. 
The bed warmer is a neat and handy device which is heated 
by a low c.P. electric lamp, and which entails no fire risk 
whatever. It can be easily converted so as to form a study 
foot warmer, reading lamp, vaporiser, combined food warmer 
and night light, or it can be used as an '' iron " for massag- 
ing by heat, by rolling the device over that part of the 
body to be treated. 

THe ''AvnRonascoPER" Co., Ілр., shows a very compact 
pocket outfit for the purpose of illuminated examination of the 
car, mouth, throat, and teeth. By its use the vocal cords and 
drum of the ear can actually be seen in davlight, and it may 
also be used for the trans-illumination of the antrum and 
retinoscopy. The small electric lamp is supplied by a dry 
battery contained in the handle of the device. 

‚Мв. W. Н. PETTIFOR had on view a selection of electrical 
aids for the deaf, of various pitches and possessing different 
wave form characteristics. A test instrument is shown which 
enables a prescription to be written for an electric aid, to 
give the most suitable pitch, sound-wave form. and volume 
of sound for each individual case of deafness. These devices, 
in connection with which use is now being made of the 
‘** aryngophone," and another device which transmits sound 
through the bones of the head, are compact and efficient. 
Other exhibits included dry batteries, lighting and heating 
apparatus for medical use, and faradic and galvanic current 
apparatus. 

Messrs. OzoNam, Lro., exhibited various types of appara- 


tus for the production of ozone for treatment as well as fo 
disinfection purposes. . 

Messrs. SCHALL & Son showed Pantostat apparatus for con- 
verting the, main supply current into a suitable form for 
cautery, light, galvanism, and faradism, and also for supplying 
power to drills, burrs, trephines, and massage apparatus. 
Headlights and other lamps, batteries. coils, вага diathermy 
apparatus were also shown, together with & collection of X-ray 
apparatus and accessories. Ae dad 

Messrs. X-RAYS, LTD., had on view a number of Cooljdge 
and other X-ray tubes and accessories, in addition to a, E. P. 
10-RK. v. A. transformer fitted with a rotary converter and recti- 
fying disk in an oak cabinet for X-ray work. PEE 

“ Sonus " ELECTRICAL Co. demonstrated a complete 
X-ray outfit including a gas-mercury-paraffin centrifugal in- 
terrupter, and intensifying and fluorescence screens. 

Messrs. Корак. LTD., were concerned with the photographic 
side of radiography, and exhibited medical and dental film 
specimens, duplicated films, and accessories for developing, 
&c. 

Messrs. Watson & Son (ErEcrTRO-MEpiCAL), LTD., in addi- 
tion to medical coils and batteries for various purposes, 
showed portable X-ray equipment designed for private prac- 
titioners and dentists, in which there are no moving parts 
or mechanism requiring attention. | 

Tar S.S. Waite Co., of Great Britain, Ltd., exhibited 
various dental eauipment, materials, and accessories, which 
included electrically-driven tooth grinding machines, &c. : 

Messrs. De Tray & Co., Lro., had on view dental surgery 
equipment, sterilisers, and an X-ray outfit. 

THe ErrcrRo-DEeNTAL & M DICAL, Co. showed electrical ap- 
paratus for the dental and medieal professions, including 
switchboards, mouth lamps. sterilisers, compressors. radiators, 
and electrically-heated appliances, such as jugs, kettles, &c. 


BUSINESS NOTES. 


Bankruptcy Proceedings. — ARTHUR KERSHAW, of 
Thornhill Lees, and CHARLES HERBERT Woop, of Batley, trading 
together as eleotrical engineers, st Bradford Road, Batley.—At 
Dewsbury Bankruptoy Court, on October 7th, the public examina- 
tion of these debtors took place. Both debtors are aged 22, and 
began business since demobilisation from the Army. Their 
deficiency was £1,656. They attributed failure to fluctuation in 
market prices, to workmen's wages, shortness of capital, law coste, 
and heavy initial business expenses. They admitted that they had 
not made a profit at any time since the commencement, The 
examination was closed. 


Company Liquidations.—W. А. & H. J. JACOBS, LTD., 
Leonard Street, Finsbury, London, E.C., electrical engineers, &c.— 
The oreditors interested herein were called together on October 4th, 
. at the Chartered Institute of Secretaries, London Wall, Е.С. The 
shareholders had previously passed the usual resolution in favour 
of voluntary liquidation, and had appointed Mr. R. G. Sidford of 
20, John Street, Adelphi, W.C., to act as liquidator. Mr. Sidford 
stated that the company had issued debentures to the extent of 
£2.000, while a claim had also been received from the Inland 
Revenue authorities for £17,302 in connection with Excess Profits 
Duty. He was, however, of the opinion that the claim would be 
allowed after proper representation had been made. The amount 
due to the unsecured trade creditors was in the neighbourhood of 
£16,000, With reference to the assets the liquidator stated that, 
speaking from memory, the plant and machinery was valued at 
more than £10,000, while there was a very good stock. The 
liquidator could not give any idea as to what the cost price of the 
stock was. The company did very well up to the end of December, 
1918, but the trading and profit and loss account for the year ended 
December, 1919, showed a loss of several thousands of pounds, and 
it was believed that a further loss had been made during the current 
year. The peace programme of the company was the manufacture 
of bells on the mass production principle, and they appeared to have 
budgeted for at least 20 000 bells per week. Some time ago land 
was taken at Hendon, and a factory built at a cost of about 
£20,000. Owing to lack of capital it was decided to sell the factory, 
when it was completed, and no less than £32,000 was obtained for 
it. In answer to questions, it was stated that the debentures for 
89,000 were only issued on July 24th of the present year. The 
position was discussed at some length, and eventually a resolution 
was unanimously passed in favour of an application being made to 
the Court for the appointment of Mr. C. Sunderland, of 15, East- 
cheap, London, E.C., as liquidator of the company in the place of 
the liquidator appointed by the shareholders.  Mesars. John 
Lysaght, Ltd., were nominated to make the necesssry application 
to the Court, and а Committee of Inspection was also appointed, 
consisting of the following :—Messrs. John Lysaght, Ltd.. Johns, 
Sons & Watts, Ltd , T. Bolton & Sons. Ltd , the Osmond Engineering 
Co., Ltd., and H. Wright & Co. 

HARDING Ввоз. (ENGINEERS, WESTMINSTER). LTD., 17, Victoria 
Street. Westminster, 8.W.—First meeting, creditors and contri- 
butories, October 18th, at Carey Street, W.C. 

Dissolutions of Partnership.—JENNER, CHETHAM AND 
Co., electrical engineers, 11, Red Lion Square, W. C.—Mesars. R. M. 
Chetham and М. H. Jenner have dissolved partnership. Mr. Jenner 
will attend to debts and continue the business, 


ELECTRICAL MAINTENANCE Co., electrical engineers and kine- 
matograph suppliers, 140, Wardour Street, W.— Mr. J. H. Hopkins 
and Mr. A. Hale have dissolved partnership. Debts will be 
attended to by Mr. J. Н. Hopkins, who will continue the business. 

SHEFFORD & THOMAS, electrical engineers and contractors, 


Salisbury Chambers, Wind Street, Swansea.—Mr. F. P. Shefford 


and Mr. W. J. Thomas have dissolved partnership. Mr. F. P, 
Shefford will attend to debts and continue the business. 

Woop & ROBERTS, electrical engineers, 7, Salem Street, Oldham. 
—Messrs. Н. R. Wood and D. A. Roberta have dissolved partnership. 


Mr. D. A. Roberts will attend to debts and continue the business. 


Trade Announcements. — THE PREMIER ARMATURE 
REPAIR Co. electrical engineers, of St. Helens (Lancs.), have 
removed to 744, Bridge Street. | 

Messrs. ROBINSON, FRASER & Oo., electrical and mechanical 
engineers, of Galashiels, have removed from Cuannel Street, to 
larger premises in Galapark Road. 

The address of the LATVIAN CONSULATE has been changed to 
829, High Holborn, W.C. 1. 

The ENTERPRISE MANUFACTURING Co., LTD., of Gun Street 
Electrical Works, Bishopsgate, have been appointed London agents 
for Messrs. Lowke & Sons, of Northampton, for switchboards 
of from j to 10 Kw. 

Messrs. SIEMENS Bros, & Co., LTD., and MESSRS. SIEMENS 
Bros, DYNAMO Wokks, LTD., announce that they are removing 
from their present offices at Palace Place Mansions, Kensington 
Court, W. 8, to Caxton House, Westminster, S.W. 1. 


Catalogues and Lists.—MxssRs. Hick, HARGREAVES 
AND Co.. Soho Ironworks, Bolton.—A well-illustrated descriptive 
list of Diesel oil engines ranging from 50 to 1,020 B.H.P., giving 
details of construction and operation and photographs of actual 
installations. 

Messrs, ISAACSON & BROWN, LTD., 39, Furnival Street, E.C. 4.— 
Leaflet illustrating three types of copper earthing clips, and giving 
net trade prices. 

MeEssks, WATSON & SONS (ELECTRO-MEDICAL), LTD., Sunio 
House, Parker Street, Kingsway, W.C. 2.—Bulletin 30 8 (16 pp.).— 
An illustrated catalogue of medical batteries, including galvanic 
and faradic batteries, induction coils and cells. Fully priced. 

Тнк CAMBRIDGE AND PAUL INSTRUMENT Co., LTD., 45, Gros- 
venor Place, S. W. 1.—A postcard illustrating and describing the 
„Cambridge A. M. galvanometer. Priced. 

Id BANIC ELECTRIC Co, LTD., 147, Queen Victoria Street, Е.С. 4.. 
A postcard dealing with the advantages to be derived from the 
employment of the Dean patent motor-operated valve control. 

ENGINEERING AND LIGATING EQUIPMENT Co., LTD., Sphere 
Works, St. Albans.—Leaflet illustrating new pendant gallery fittings, 
with Anti-break " anti-vibration disks, Priced. 

Messrs. SANDS, HUNTER & Co., LTD., 37, Bedford Street, Strand, 
W.C. 2.— Camera Bargains” (111 pp.), a comprehensive illus- 
trated and priced list of cameras and accessories. 

THE SUN ELECTRICAL Co., LTD., 118 and 120, Charing Cross 
Road, W.C. 2.—Publicity matter dealing with Sunco " fires, con- 
sisting of à showcard (15 in. x 18 in.) in colours, showing a child 
seated before an electric fire; two illustrated and priced folders, 
and a priced booklet depicting a number of different types of 
“опоо” fires," | 59 
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. AUTOMATIC AND ELECTRIC FUBNAORS, LTD., 281-283, Gray's Inn 
Road, W.O. 1.—An illustrated leaflet (4 pp.)illustrating and describing 
" Wild-Barfleld " Flat electric furnaoes which embody all the 
Wild-Barfield principles, including an excess temperature out- out. 

. "MEsaBS.FALK, STADELMANN & Co., LTD., Efesca Electrical Works, 
83-87, Farringdon Road, ЕС. 1.—OCatalogue No. 456 (24 pp). A 
very comprehensive list of Efesca" lanterns for gasfilled and 
vacuum tungsten lamps, for street апа outdoor lighting, shop 
lighting, industrial lighting, Ко. Fully illustrated and priced. A 
copy will be sent to any reader on application. 


Book Notices.— Patents for Inventions, and Informa- 
tion respecting Trade Marks and Designs (16 pp.). London: King's 
Patent Agency, Ltd.—This [booklet is divided into nine sections, 
dealing respectively with: — British patents, procedure in patenting, 
foreign aud colonial patents, sale of patents, trade marks, designa, 
copyright, and two seotions dealing with the work of the publishing 
firm, with testimonials. 
No. 1—1920.—" Lists of British Standard Rolled Steel Sections 
for Structural Purposes (Revised July, 1920)“ (19 pp.). London: 
Crosby Lockwood & Son (for the B. E. S.A.). Price ls, net.— 
Publication has been delayed pending the decision of the American 
Engineering Standards Committee regarding the applicability of 
the revised British standards to American practice, but owing to 
the American authorities requiring a longer period for their 
deliberations, the Association has decided to publish the report. 
" Electric Switch and Controlling Gear." By C. С. Garrard. 
Pp. xxii + 654, figs. 529. Price 25s, net. ‘Electric Welding." 
Ву H. S. Marquand. Pp. 204, figa. 90. Price 128. 6d. net. Elec- 
trical Handling of Materials.“ Vol. I.:: Electrical Equipment.” 
Pp. xv + 200, figs. 281, Price 253. net. London: Benn Bros., Ltd. 
Technologic Paper No. 17! of the U.S. Bureau of Standards. 
-" Automatic Apparatus for Intermittent Testing (7 pp.) Wash- 
ington : Government Printing Office : Price 5 cents.—A description 
of apparatus primarily intended for testing dry cells and storage 
batteries, but applicable to other forms of intermittent testing. 
“The M. & C. Apprentices’ Magazine.” Vol. IV. No. 15. 56 pp.— 
The autumn number of this house magazine contains many 
interesting articles and notes. A description of the Dalmarnock 
power station is given, as well as a continuation of the Reminis- 
cences of а Pioneer," by Mr. Henry Edmunds. | 
South African Engineers’ Electrical and Allied Trades Directory. 
1920. Oompiled and published by the South. African Mining and 
Engineering Journal, Johannesburg. (Sole agent in London, 1. 
Hewson, 66, Ludgate Hill, E.C.4.) 30s. net.—This directory will 
be found of service to all firms in the United Kingdom having, 
or desiring to have, electrical and engineering trade connections 
with South Africa. It is divided by means of sectional cards into 
the following parts :—Alphabetical list of firms in South Africa, 
Rhodesia, Mozambique, &.; geographical section classifying firms 
under their towns ; overseas manufacturers represented in South 
Afrioa ; buyers’ guide showing suppliers of engineering specialities ; 
list of the principal factories in South Africa and Rhodesia ; 
section relating to mining and industrial companies. 
Scientific Paper No. 389 of the U.S. Bureau of Standards, 
“ Relative Spectral Transmission of the Atmosphere" (33 pp.), 
dealing with the transmission of light under various weather con- 
ditions, with curves showing results. Illustrated. 
Twelfth Annual Report of the Hydro-Electric Power Commission 
of the Province of Ontario for the year ended Ootober 31st, 1919 
Vol. III (166 pp.). Toronto: A. T. Wilgress.—The third volume of 
this report deals with hydraulic investigations, and an enormous 
amount of statistics has been collected and tabulated. 
The Bulletin of the Hydro-Electric Power Commission of 
Ontario, Vol. VII, No. 6 (36 pp.).—The August, 1920, number of 
this publication deals principally with the provision and application 
of power in rural districts. It also contains an illustrated article 
upon The Diffusion Characteristics of Translucent Lamp Bulbs,” 
which 'gives the resulta of tests carried out in the Commission's 
laboratories. 
"Advertising the Technical Product.” By Sloan & Mooney. 
Pp. x + 365. London: McGraw-Hill Publishing Co, Ltd. 
Price 308. net. 
‘Science Abstracta" (А and B). Vol. XXIII. No. 272. Part 8. 
щш 3lst, 1920. London: E. & F. N. Spon, Ltd. Price 28. 6d. 
each. 
"Journal of the Institution of Electrical Eugineers.“ Supple- 
ment to Vol, LVII. Part II. Published October, 1920 ; also Index 
to Supplement to Vol. LVII. London: E. & F. М, Spon, Ltd, 
Price 318. 6d. 

Foreign Trade.— SEPTEMBER FiGURES.—The following 


are the values of imports and exports of electrical goods and 
machinery in September :— 


September, Ino. or 9 months, 1920 
1920. dec. Inc. or dec. 
IMPORTS. . £ £ £ 
Electrical goods, Ко. ... 180,780 + 87,659 + 133,383 
Machinery eee e 1,675,794 + 432,031 + 3,425,464 
EXPORTS. | 
Electrical goods, &o, .. 888,237 + 427,653 + 4,185,195 
Machinery ҮР e» 6,547,702 42,644,582 T 21,658,508 
. ^ RE-EXPORTS. 
Electrical goods, &o. ... 16688 + 12,934 + 26,864 
Machinery ie ee 156,981 — 11,309 + 574,335 


The French Jenmont Works.—It is stated that the 
production of large cables has now been resumed at the Jeumont 
cable factory, belonging to the Ateliers de Constructions Elec- 
triques du Nord et de l'Est, as a result of the starting of the 
copper rolling mill, : 


Private Meeting.—ManRvaTT & McNavuaut,. LTD., 
electrical engineers, Askew Engineering Works, Askew Crescent, 
Shepherd's Bush, London.—A meeting of the creditors interested 
herein was held on October 8th, at the offices of Messrs. Turner 
and Co., solicitors, 89, Chancery Lane, W.C. It was stated that the 
meeting had been called as a Receiver had been appointed on behalf 
of the debenture-holder in the company. The Receiver said that 
he wasappointed on September 16th last, and when he subsequently 
visited the works he found that a week's wages were due, and there 
was only a nominal balance at the bank. In order to get money in 
promptly, he offered a discount to the book debtors of 5 per cent., 
and some debts were collected. The wages were now being paid 
regularly. On his appointment he found that an execution had 
been levied, and a sale was advertised, but the Sheriff withdrew. 
The liabilities to trade creditors amounted to £1,157, while Mr. 
С. Т. McNaught appeared as a cash creditor in the books for 
£1,303. For present purposes Mr. MoNaught had been included as 
a creditor for £100, making total liabilities of £1,557. At break- 
up prices the assets were estimated to realise £1,737, from which 
had to be deducted £160 for preferred claims, and £1,300 due on 
debentures. The net assets were therefore reduced to £277, or а 
deficiency as regarded the unsecured creditors of £1,330. The 
estate showed about 24. 114. in the £ for the creditors. The book 
values of the assets totalled £2,050, and if those figures were taken 
as correct, the estate would show about 68. 114. for the unsecured 
creditors. | 

Mr. E. Н. Hawkins (Messrs. Poppleton & Appleby) said he 
understood that the debentures were issued last January, and the 


present holder was the widow of the late Mr. W, McNaught. 


The Receiver said that was the case. When the debenture was 
issued, a sum of £900 had already been advanced to the company, 
and a further £10) was then paid in cash. TEE 

Mr. P. Houstoun said that the file of the company at Somerset 
House showed that there were only two shareholders in the concern. 
Each of those shareholders held 500 ordinary shares, and a similar 
number of preference shares. When the company was formed, 
shares of the face value of £1,000 were issued to the vendors as 
the consideration for the assets they transferred, while £1,000 waa 
subscribed in cash. 

In answer to a question, the Receiver said ths last balance-sheet 
of the company was prepared at March 30th last, and it showed in 
the profit and loss account a debit balance of £2,383. It was not 
true to say that the company had always traded at a loss. 

Mr. Hawkins said that the execution creditors felt they had been 
badly treated. They were allowed to put the Sheriff in, and it was 
not till further expanse had been inourred by arrangements being 
made for a sale that the Rəceiver was appointed. 

After a short discussion, the oreditors unanimously passed a 
resolution requesting the directors of the company immediately to 
put the concern into voluntary liquidation, with Mr. W. Osborne, of 
Messrs, Corfield & Cripwell, accountants, Balfour House, Finsbury 
Pavement, E. O., as liquidator. 


„Exide“ Battery Service.—Following the reduction of 
the list prices of Exide starting and lighting batteries, the 
CHLORIDE ELECTRICAL STORAGE Oo., LTD., is now able to offer 
users the further advantage of a first-class battery service. It has 
already appointed a large number of important firms all over the 
country to establish “ Exide” battery service stations in their 
various towns, and many of these are in operation, whilet others 
will shortly be in a position to undertake the work. The service 
system will ensure that an Exide battery user need never have 
his car out of commission through battery trouble, as he 
will have in his vicinity an Exide” service station where he can 
obtain advice and assistance whenever necessary from an 
trained in the company’s works. His oells can be kept in good 
condition, tested from time to time, have distilled water 
added, and in cases where it may be necessary to remove the 
battery from the car for repeirs or recharging, а rental battery 
suited to his car will be at his disposal for a small sum, while his 
own set is receiving attention. In addition, all motorists will be 
&ble to obtain from stock at their nearest servioe station а new 
realy-charged battery suitable for their oars, at any time, without 
having to experience the delay on rail and heavy carriage c | 
usually involved when batteries have to be sent from a distance, 


British Magnetos on Aeroplanes.—As a result of the 
various tests at the Air Ministry's competitions held at Martlesham 
Heath, the awards of the judges in the large and small aeroplane 
classes have just been made; four out of the five prizes awarded 
were won by aeroplanes whose engines were fitted with B.T.H, 
magnetos. Aeroplanes whose engines were fitted with B.T.H. 
magnetos also won the first and second prizes at the 1919 and 
1920 Aerial Derby at Hendon. 


Cable Drums.—The following circular was issued by the 
CABLE MAKERS’ ASSOCIATION, dated October Ist :—" The cost of 
cable drums being now three or four times what it was before the 
war, has necessitated reconsideration of the arrangements which 
have been in force in the past as to supply and loan of drums for 
the delivery of cables, From October lst, 1920, onwards, members 
of the Cable Makers’ Association will proceed as follows :— 

" The prices quoted for cables will include the loan of a drum or 
drums with lagging where necessary for a period of three months. 
the purchaser accepting responsibility for their return, carriage 
paid, to the maker's works, and for any loss or damage sustained 
by them in respect of these drums. 

" After the expiration of three months, rental will be charged in 
accordance with a schedule which will also give the prices at 
which the drums may be purchased subject to the deduction of any 
rental already paid for them. Ж 
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New French Electrical Companies.— There has been 
formed at Paris (48, Boulevard Haussmann), the Société Nantaise 
Eleotro-Chimique et Metallurgique, for the working of known 
and unknown processes of treating metallic residues, alloys, and 
Ores, and the recovery of tin from waste. The capital is 
7,500,000 fr. ' | 

At Conflans-sur-Lanterne (Haute Saône) has been established the 
Société Hleotrique La Lanterne, for the production, purchase and 
sale, for all uses, of electricity. Capital, 1,750,000 fr. 

Office Commercial des Fabricants Spécialistes de l'Industrie 
Electrique is the style of a cor.pàny embodied at Lyons (32, Rue 
de Marseille). Capital, 100,C00 fr. 

The Société d'Electricité du Haut-Vivarais is the title of a com- 
pany established at Annonay (Place de Alsace-Lorraine), Ardécher, 
whose objects are the generation, use, transport, distribution and 
sade of electric current, and the purchase, construction, and working 
of hydraulic and other stations, The capital is 500,000 fr. | 

Under the style of Poroelaine de la Haute-Viénne has been con- 
structed at Paris (11, Rue du Regard), a company for the carrying 
on of all operations appertaining to the manufacture of articles in 
ра faience, ebonite, and like substances. The capital is 

R r. 


The Home Secretary and Herr Rathenau.—We do not 
understand the solicitude of the London correspondent of the 
Manchester Guardian on behalf of Herr Walter Rathenau, of the 
Allgemeine Elektricitäts Gesellschaft. If the Home Secretary 
refused permission for him to visit England for three days to 
attend an international economio conference, we may be pretty 
certain that he had a good reason for so doing. Electrical readers, 
at any rate, will remember his war-time thoughts and designs; his 
regrets that the war was begun & year too soon, and his desires 
that next tíme the same mistake should be avoided. We have no 
room here in the electrical industry for any German who can 
callously contemplate a next time. 


Catalognes for Mombasa.—Tus Momsasa ELECTRIC 
LIGHT AND Power Co., LTD., was deluged with catalogues in 
response to its notice in the ELECTRICAL REVIEW of July 23rd. 
It desires to thank manufacturers, and to ask them to keep the 
supply up-to-date. 


' Electrical Exhibition at Greenock.— With commendable 
enterprise, the Greenock Corporation is holding an electrical exhi- 
bition at the Town Hall. Opened on October 12th, the exhibition 
1$ to continue until the 19th. The main exhibits are lighting, 
heating, and cooking apparatus, and electrical labour-aaving devices 
for the home or office, During the exhibition, lecturettes are 
being given by electrical experts. Other attractions include а 
daylight kinema show, wireless telegraph demonstrations, and а 
Creed Stentorphone,” а loud-talking machine. Teas are being 
served, and an orchestra is in attendance. Mr. Whysall, the 
borough electrical engineer, has secured the services of Mr. Cedrio 
F. White as organiser. 


Comcert.—A smoking concert was held on October 4th 
at the Borough Arms," Walsall, by the male employés of the 
WALSALL ELECTBICAL Co., LTD., between 50 and 60 being present. 
The proceedings were opened by a speech from the chairman, Mr. V. 
Delebecque. The next concert is arranged for December 6th, when 
the employés will be pleased to see their friends in the electrizal 
profession present. | 


Imports into Finiand.—The following particulars of 
certain import licences granted between January Ist and August 
Ist, which have been received in the Department of Overseas 
Trade from. the Finnish Consul-General in London, will give some 
indieetion regarding the goods most in demand in Finland at the 
present time :— 


VALUE IN MILLIONS OF 
- FINNISH Marks. 


Licences Licences 

oS . applied for. granted, 
Rubber and manufactures thereof .. Pa ee 63:1 40:2 
Iron and steel manvfactures .. es ө» T 802.7 243°8 
Other metals and manufactures thereof 55:5 47:7 
Incandescent lampe 26°7 6:6 


Machinery, electrioal, “dairy, and agricultural 
motors, ko. xi oe ne siè 302:7 262°9 
Correction.—In the advertisement of Messrs. Guy 

OHANTRILL & Co., appearing оп Sup. р. 20 of our advertisements 

last week, by а printer's omission it was stated that the National 

Industri A.S. were makers of any size of transformer up to 

500 k. v. Aa. The figure should have been 5 000, We regret 

the error.. 


National Joint Board of Employers and Members of 
Staff, Electricity Supply Industry, No. 6 (West of England) Area.— 
The first meeting of the No. 6 Area District Joint Board was held 
on Monday last, at the Labour Exchange, Bristol. The chair was 
taken by Mr. Н. Faraday Proctor, at the request of both tbe 
employers and the staff members. The Constitution of the District 
Joint Boards, as printed and circulated by the National Joint 
Board, was discussed and approved, and the following officers were 
appointed for the ensuing year :— 

Ohsírman.—Alderman A. A. Sennington (Bristol Electrical 
Committee). 

Vioe- Chairman. — Mr. A. J. Ostler (E. P. E. A.). 

Treasurer. — Mr. F. J. Elliott (E. P. E. A.). 
Joint Hon. Seoretaries.— Mr. R. Glass, Employers’ side; Mr. 

J. Ellio t Staff Members’ side. i : 


| materials, 


British Trade-Mark Applications.—Appended is a 
summary of the recent applications for British trade-marks in: 
respect of goods associated with the electrical trades and 
industries :— 

Klik. No. 404,019. Claes 16. Electrical insulators, switch 
bases, lamp shades, &c. No. 404,020. Class 18. Electric bell 
systems, and electric fire alarm apparatus.—B.E. Oo. (London and 
Birmingham), Ltd. Hendon House, 57, Upper Thames Street, 
London, Е.С. May 11th, 1920. 

Hermsstico. No. 404,477. Claas 50. Electrical insulating 
Wailes Dove Bitumastic, Ltd., 5, St. Nicholas Buildings, 
Newcastle-on-Tyne. May 25th, 1920. ` PU 

Apex (lettering combined with design) No. 395,364. Class 6. 
Electric vacuum cleaners.—A Electric Manufacturing Oo., 
1,111, Power Avenue, Cleveland, O., U.S.A.. August 19th, 1919. . 


Multasbest. No. 401,057. Olass 8. Electric cables.—Ward 
and Goldstone, Ltd, Sampson Works, Salford, Manchester. 
May 12th, 1920, \ 


Callender Cable (lettering combined with design). No. 405,402. 
Class 8. Paper-insulated electric cables.—Callender's Cable and 
Construction Co., Ltd., Hamilton House, Victoria Embankment, 
London, E. O. June 22nd, 1920. | 

Giant. No. 403,464. Class 13. Conduit fittings.—March and 
Newey, 217, Holliday Street, Birmingham, April 24th, 1920. 

Quasi-Arco. No. 403,794. Class 13. Electrode holders, electric 
switches, &o.—The Quasi-Aro Co., Ltd., 3, Laurence Pountney Hill, 
Cannon Street, London, E.C. May bth, 1920. are ы М 

Norus. No. 404,24]. Class 13. Electric bells. No. 404,242. 
Class 18. Electric bells and alarm systems for use in buildings.— 
ined Veron, Tschumi & Co., St. Imier, Switzerland. May 18th, 

20. 

B. E. V. (lettering combined with design). No. 403,800. Class 6. 
Machinery of all kinds. No. 403,801. Class 8, Electric switch- 
boards. accumulators, batteries, oables, and other electrical 
accessories. No. 403,802. Class 13. Electric contacts and 
terminals, fusible cut-outs, ignition plugs, &o.—British Electric 
ола Ltd., 1, Queen Victoria Street, London, E.C. May 6th. 


The Latvian Market.—The following are.among the 
more important lines of goods required by Latvia :—New cast-iron, 
iron, steel, white metals, copper, and other metals and castings 
made thereof; various materials required by the Ministry of 
Communication; working machinery and tools; wood and metal- 
working machinery; machinery and spare parts for textile 
industry and others; power machinery, steam boilers and com- 
ponents ; driving belts. чыя 


Electricity Supply Rifle League.—The following are the 
results of the September matches :—City Co., 566, Hackney, 546; 
Metropolitan Co., 555, Hackney, 540; Hackney, 546, St. James's, 
522; City Oo., 556, Central, 645. The Metropolitan team now 
heads the League with 18 points; Shoreditch and the Ойу Co. are 
next with 14 points each. | 


Social Events.—Members of the bowling section of 
Blackpool Blectricity and Tramways Institute took supper together 
on Ootober 7th. Mr. C. Furness, tramway general manager, 
presided. z 

Glasgow Corporation Electricity Department's Golf Olub has 
just concluded a splendid season, and is looking forward to the 
social season, which opens on October 28th with the annual dance. 


Spain.—A new concern, the Societá Eléctrica de Orense, 
has been constituted at Bilbao with a capital of 1,500,000 pesetas, 
for the purpose of produsing, distributing and selling electric 
power.—Aeuter' : Trade Service (Madrid). ; 


* 


LIGHTING AND POWER NOTES. 


Accrington. — PROGRESS or EXTENSIONS. — Alderman 
Higham reported to the Electricity Committee that the exten- 
sions at the electricity works were progressing satisfactorily. The 
turbo-generator would be on teat the first week in December. The 
boilers were in course of erection, so that they might be giving 
power early in the new year. The ban on overtime was having a 
detrimental effect updn the works, and they were trying to arrange 
some way out of the difficulty. If it continued during-the winter, 
it would be impossible for them to get through without some 
interruption in their supply. — 


Barrow-In-Furness.— PROPOSRD NRW STATION. — The 
General Purposes Committee of the Town Council, having under 
consideration the question of the proposed new power station, has 
instructed the Electricity Committee to endeavour to obtain a 
three months' option on the Vulcan Works site, and to ask the 
Electricity Commissioners for their proposals in connection with 
Barrow. 


Birkenhead, — ELECTRICITY | DisTRICT— OBJECTION. — 
The Town Council has objected to the inclusion of the town in the 
Mersey and West Lancashire Electricity District area, and has 
requested the Commissioners to grant an extension of time to 
March 31st to enable a scheme to be prepared and submitted, | 
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Blackburn.—Loan.—The Town Council has decided to 
borrow £50,000 for the laying of electricity mains. 

The Electricity Commissioners have informed the Town Council 
that they have decided to postpone the construction of & main 
transmission line between Blaskburn and Preston until the sub- 
mission of a scheme for the reorganisation of the supply of electricity 
in the Mid-Lancashire District. 


Bradford.— NEw GENERATOR.—It is hoped that the new 
turbo-generator which has been installed at the Valley Road works 
of the Bradford electricity department, and which has been in 
course of erection for some months past, will be put into service 
on October 23rd. The generator, which is of 10,000-Kw. capacity, 
will practically double the present output of the station. 


Canterbury.—BuLk SuPPLy.—The Town Council has 
informed the Faversham Town Council that it will be unable to 
supply electricity in bulk until the new generating plant is oom- 
vleted next summer. 


Cardiff. —EXTENSIONS.—At a meeting of the Electricity 
Committee, Councillor J. Taylor, who presided, remarked that the 
proposed extension of the Corporation electricity supply to the docks 
and parts of the city not yet covered would cost about £100,000. 
The work has been held up by delay in delivery of the necessary 
cables.—South Wales Daily News. 


Chelmsford.—PRicE Inqurry.—A petition from 308 
consumers against the proposed increase in the price of electricity 
having been sent in, the Ministry of Transport has decided to 
hold a local inquiry into the matter. 


Continental.—GERxANY.—O wing to a strike of boiler- 
house employés at the Moabit power station, а great part of 
Western Berlin was in darkness on October 5th, and the whole of 
the tramway services weresuspended. The strikers returned to work 
on October 7th, their demand for а six-hour working day having 
been agreed to by their employers. 

Owing to & strike of municipal workers, Leipzig is without 
electricity, gas and water supplies. 

FRANCE.—Owing to an improvement in the ooal situation, 
arrangements have been made to augment the present street 
lighting considerably. About 1,500 electric lamps are to be 
installed in some of the main thoroughfares. 

BELGIUM.—Aocording to the report of the Compagnie Electrique 
Anversoise of Antwerp, the output of the company's plant 
increased from 5,849,894 Kw.-hours in 1918-19 to 12,130,509 
KW.-hours in 1919-20, & total which very closely approaches the 
pre-war output. Owing, however, to the high cost of coal, higher 
wages, &o., the financial results are not very favourable, as it was 
found impoesible to increase the charges for supply over the pre- 
war rates. The negotiations with the municipal authorities of 
Antwerp with referenoe to increased charges have, however, now 
been successfully arranged, a scheme whereby & basis rate is fixed, 
and which can be raised or lowered in accordance with the varying 
general expenses and the price of coal, having been agreed upon. 
The company's concession has also been extended for а further 
period of five years—that is, until the end of 1932, During the 
course of the present year the plant at two of the transformer 
stations is to be increased in order to meet the ever-inoreasing 
demand, 

RussiA.—Referring to conditions at present prevailing in 
Moscow, the daily Press states that "the only chimneys that are 
smoking" are those of the electricity generating stations ; electric 
light is used in such institutions as prisons, Government offices, 
&c., but no energy is available for consumption in private houses. 
A moderate tramway service is maintained until 8 o'clock at night. 


Darlington.— Loan SANCTIONED.—The Electricity Com- 
missioners have sanctioned the borrowing of £8,200 for the pur- 
chase of & boiler fot the electricity works. 


Dartford. House Licutinc. — The Urban District 
Council has applied for a loan of £1,337 for mains and distributors 
for supplying electricity to the Council houses. 


Derby.—YEkaAR's WorKING.—It is reported that the 
gross profit on the electricity undertaking for the year ended 
March 31st last was £47,239. The net balance after payment of 


capital charges was £7,663, and it is recommended that £5,000 be 
allocated to the relief of rates. 


Dewsbury,— Loan.—The Town Council is applying for 
sanction to a loan of £2,372 for laying cables to a local chemical 
works. The estimated revenue from this source is £800 per annum. 


Doncaster,.—HousE Licutina.—The Electricity Com- 
mittee has adopted & report of the engineer, and estimate of cost, 
of extenaion of mains to supply the Corporation houses on the Carr 
House estate. It was decided to apply for power to borrow £10,493 
for the provision of high-tension mains, a transformer sub-station, 
and the laying of distribution mains and services. 


Dublin.—SrREET LiGHTING.—The Lighting Committee 
has declined to comply with a request that the streets should be 
lighted at the expiry of the curfew period, ie., at 3 a.m., owing 
to the expense involved. 

The Rathmines Council has decided not to extinguish the street 
electric lamps until 3 a.m. 

ELECTRICIANS’ STRIKE.—Dublih electricians who went on strike 
to enforce a demand for an inorease in their weekly allowance 
frcm 218. to 238, per week while at work in provincial centres, 
have accepted an offer of 27s., and work has been resumed, 


* 


Egypt.—Carro STRIKE.—A strike of the employés at 
the gas and electricity works on October 5th plunged the whole 
of Cairo into darkness. 


Liverpool.— Loan.—The City Council has agreed to the 
recommendation of the Tramway and Electric Lighting Committee 
to apply for sanction to borrow £115,000 for the parchase of 
additional generating plant for the Lister Drive electric power 
station. 


Manchester.—BuLk SuPPLy.— The Finance Committee, 
which at first was unable to agree to the propoeals regarding the 
supply of electricity to the Lancashire Electric Power Co., has 
now reconsidered the position, and has presented a report concurr- 
ing with the suggestions made by the Electricity Commissioners. 
The Financial Vews states that the circumstances of the present 
application are peculiar in so far that the proposal is to supply in 
bulk to a company working for profit, therefore the basis on which 
the Electricity Committee makes its recommendations is a profit- 
earning one, and, according to its report, whatever the capital 
expenditure шау be, the Corporation should receive а return of 
approximately 3 per cent. on the outlay after providing interest 
and sinking fund and all outgoings. The capital expenditure 
involved in the scheme is estimated at approximately £700,000, and 
the Electricity Committee recommends the Council to make an 
application to borrow this amount. 

The Finance Committee has given considerable attention to the 
principle involved in the above proposal, especially in view of the 
heavy capital commitments and loan requirements of the Cor- 
poration, and since its previous report, which was withdrawn, 
further facts have been placed before it by the chairman of the 
Electricity Committee and the chief engineer and manager, 
including the following important points :— 

1, The expenditure will be for machinery. 

2. The expeuditure will be spread over about three or four years. 

3. The first payments will not fall due for at least a year. 

4. The expenditure may be looked upon as expenditure in 
anticipation of Manchester's own requirements. 

5. Manchester will be keeping its place as the chief authority in 
the Government's scheme for South-East Lancashire. 


Merton.—P&oPoskep ExTENSIONS.—The Urban District 
Council is to ask the Electricity Commissioners to sanction the 
installation of a 3,000-KW. turbo-alternator at an estimated cost of 
&bout £50,000. 


Nelson.— New GENERATING STATION.—It is stated that 
the cost of the erection of a new station at Preston would be 
£1,000,000. It would mean an expenditure of £60 per Kw. ; 
the existing station cost £17. The cost of laying a cable from 
Blackburn to Preaton would be a penny per unit, and this without 
any machinery. Nelson, in company with other buroughs, is 
objecting to this, and an inquiry is to be held before the end of the 
present month. 


North Wales, —W ATER PoweR.—At a recent conference of 
representatives of electricity supply authorities of North Wales, 
the following resolution was passed for submission to the under- 
takings concerned before being forwarded to the Electricity 
Commissioners :—'' That this Conference of various undertakers in 
the three counties of Carnarvon, Anglesey, and Merioneth, whilst 
approving of the area defined by the Electricity Commissioners for 
North Wales, as most conducive to the efficiency and economy of 
the supply of electricity and to convenience of administration, 
considers that the three counties named have the first claim on the 
natural water-power resources existent therein, and for this reason 
that any scheme to be approved by the Electricity Commissioners 
should provide for a delegation of the powers of the Joint Elec- 
tricity Authority to a committee representative of the local 
authorities and undertakers in the three counties." 


Portsmouth,—ExTENsIONS.— The Town Council has 
adopted the Electricity Committee's proposal for the installation 
of a 4,000-K y. turbo-alternator at the Gunwharf Road works. 


Queenborough. — ELECTRICITY SUPPLY. — Sheerness 
Electric Power Co. having applied for power to increase its 
charges, the Town Council has decided to protest, and to consider 
the question of providing a municipal supply. 


Rochdale.—BuLk SuPPLY.— The Manchester Corpora- 
tion’s refusal to provide capital for additional plant at the Barton 
power station of the Lancashire Electric Power Co., caused the 
latter to withdraw its offer to supply additional energy in bulk, to 
the extent of 10,000 Kw., to the Rochdale Corporation. It is 
anticipated that the Manchester Corporation having now decided to 
provide the necessary capital, the company will be prepared to 
renew its proposal, and thus assist the Corporation in its difficulty 
of meeting the demands of prospective customers. 


Salford.—LOAN.— The Town Council has been recom- 


mended to apply for sanction to borrow £95,886 for electricity, 
tramway. and other extensions. 


Stone.—PRoTEST.—The Water and Lighting Committee 
of the Urban District Council has had under consideration the 
question of the Stone Gar Co.'s repeated applications to the Board 
of Trade for extensions of the time in which to complete the com- 
pulsory works in connection with the supply of electricity, 
mentioned in the Stone Gas and Electricity Act, and has decided to 
object to any further extension beyond a period of three months 
from the date of the expiration of the present period. 
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- South Асса. —СлрЕ Town.—The Town Council has 
agreed to supply the suburban railway stations from Mowbray to 
Kenilworth inclusive from the municipal mains at 4d. per unit. 
This will obviate the necessity of the railway department trans- 
mitting energy from ita own sub-station at Cape Town. 

The Town cil has acoepted the tender of Mesers. J. Carrick 
and Sons, Ltd., of Edinburgh, for a 50-ton overhead crane for the 
Dock Road power station. The price is £5,720 f.o.b. delivery ten 
months. 

ALIWAL NORTH, (CAPE PROVINCE).—A serious accident recently 
occurred at the local power station. A gang of natives was 
working in the turbine well, replacing a spider, when a shaft 
slipped, causing the death of two natives and injuring others A 
white man and two natives were taken to hospital. 

OUDTSHOORN, (CAPE PROVINCE).—The following orders have 
recently been placed for the partial reconstruction of the power 
station :—British General Electric Oo., Ltd., a 900-ampere-hour 
battery; Messrs. J. W. Saaler & Franks, а Brucə Peebles 55-H.P. 
booster plant; Messrs, Hubert Davies & Co., Ltd., a complete steam 
plant, consisting of a B. & W. boiler fitted with superheater ; 
Browett, Lindley-E.C.C. 150-Kw. set arranged for static balancing, 
feed-water heater, feed pumps, &c. Specifications were drawn up by 
the municipal electrical engineer, Mr. R. D. Coulthard, A.M.I.E.E. 


Swansea,—STRIKE AVERTED.—A deputation of repre- 
sentatives of employés at the electricity works was received by the 
Electricity Committee on October 2nd. The men’s grievance was 
that the 6s. increase granted to employés by an award to which 
the Swansea Corporation was a party, resulted in some of the men 
receiving but a small increase, and others none at all It was 
explained that this was due to the increase being applied to 
scheduled rates only, and some employés were already receiving 
more than the scheduled rates, It was deoided by the Committee 
to grant an immediate increase of 6s. on existing rates, subject to 
the approval of the Joint Industrial Council. 

BULK SuPPLIES.—The Corporation has concluded agreements 
with two colliery companies —Mesars. Baldwin's, Ltd. (King's Dock 
Works), and the Gorseinon Electric Light Co.— whereby the Corpora- 
tion will provide bulk supplies of electricity for minimum charges 
of £6,000, £5,000, and £3,000 per annum respectively, These will 
involve thelaying of 14 miles of cables in the Amman Valley. 


Tarton.—Loan SanorioneD.—The borrowing by the 
Urban District Council of £17,000 for electricity extensions in 
Eagley, Egerton, Edgworth, and Chapeltown districts, has been 
sanctioned by the Electricity Commissioners, 


Wakefield. .— Extensions. — The City Council has 
approved of the Electricity Committee's proposed expenditure of 
£100,000 on the extension of the electricity station by the 
к эы of two 3,000-Kw. turbo-alternators and accessory 


Walsall, — Extensions.— The Electricity Committee 
has recommended that a contract be gntered into with the Brush 
Electrical Engineering Co., for supplying and fixing at the 
Birchells generating station, a 5,000-KW. turbo-alternator and 
accessories, at a price of £46,670 (subject to variation in prices of 
labour and materials), with the sanction of the Electricity Com- 
missioners. It is also recommended that application be made to 
borrow a further £10,000 for house service cables, 


Wolverhampton.—CasLe Extensions, &c.—The Cor- 
poration mains and service cables are to be extended at an estimated 
cost of £2,955. It is also proposed to spend £1,750 in order to 
give a, supply of energy to the Corporation Sewage Works at 
Barnhurst, and to lay an extra-high-tension cable to the Monmore 
Green Works of Messrs. Bayliss, Jones & Bayliss. 


West Bromwich.—Loan.—A recommendation of the 
Electricity Committee to borrow £36,000 for the erection of a 
cooling tower, extension of mains, and other purposes, met with 
opposition at a meeting of the Town Council on October 6th. It 
was urged that at the present time there was great need for 
economy, and that there was difficulty in borrowing the money. 
The chairman, however, said that the Electricity Committee wanted 
to be in a position to meet any demands made upon it, and the 
resolution was eventually agreed to. 


TRAMWAY AND RAILWAY NOTES. 


Ashton-under-Lyne.— NEW LINES.— The Corporation 
has under consideration the laying of a double tramway track 
between Ashton and Oldham, with the introduction of a through 
service of cars between the two towns. 


Australia.— SYDNEY Trarric.—In their annual report 
the Railway Commissioners point out that the great increase in the 
number of travellers on existing suburban railway lines can only 
be properly dealt with by the construction of electric railways or 
the conversion of existing lines. The aunual number of passengers 
carried by the suburban railways increased from 77,817,452 in 1915 
to 101,428,991 in the last period ; the number carried by the tram- 
ways in the city and suburbs increased from 240,545,317 in 1916 to 
269,255,935 for the year ended June last, 


~ 


Continental.—SPaiN.—A very important undertaking 
which was delayed during the war by difficulties connected with 
the purchase of material, &o., is now again coming to the fore, 
namely, the electrification of the Pajares ascent. This section of 
42 kilometres, the highest point of which is 1,270 metres above 
sea level, is that traversed by the North of Spain line which links 
up the Asturias with the rest of the country. The line is single 
and often blocked by snow, and it appears hardly possible to 
increase its usefulness by means of steam; when electricity is 
introduced, however, the situation will be much improved, and it 
will be possible to intensify the traffic and avoid the stoppages 
which are now so frequent, especially during the winter season. 
The electrification of the section will also enable the North of 
Spain Railway to effect considerable economy in fuel.—Reuter's 
Trade Service (Madrid). 


Doncaster.—CoNcESSION TO DISABLED.—The Tramway 
Committee has decided to issue free travelling passes, renewable 
у six months, to looal ex-sailors апа soldiers who lost а leg in 

e war. 

WoMEN'S WAGES.—Women tramway oonductors being still 
employed, the Tramways Committee has decided to advanoe 
their pay to the same level as that of the male qgnduotors. 


Halifax.—BRokEN WrRE.—The tramway service was 
partially disorganised on the afternoon of October 7th, by the 
breaking of a wire in Commercial Street. For an hour or two the 
cross-town service was maintained only by passengers changing 
cars, 


Holland (Lincs.).— LIdaHT RAILWAT.— Plans for the 
construction by the City Council of 80 miles of light railway, to 
conneot the outlying agricultural districts, at an estimated cost of 
£580,000, have been completed and are to be forwarded to the 
Ministry of Transport. The sections include :—Boston to Wain- 
fleet; Weston to Sutton Bridge via Holbeach Marsh; Oowbit to 
Wisbech St. Mary ; Dogsthorpe to Crowland ; North Drive, Twenty, 
to Quadring ; Littleworth to South Drove. 


India,.—SrTRIKE,—Labour difficulties at Bombay were 
complicated by a tramway strike on October 7th. Four hundred 
men demanded further pay and leave and immunity from prose- 
cutions for cheating and struck when their demands were refused. 
A partial service was maintained until the afternoon, when 
intimidation broke it down.— Гле Times. 


Leeds.—CoLuision. — A collision occurred, last week, 
between & heavy motor wagon belonging to the Northern Motor 
Utilities, Ltd., York, and & Leeds tramcar. The motor wagon was 
unable to pull up on leaving a railway goods yard in New York 
Street, either through failure of the brakes or because of the greasy 
road, The driver of the tramcar stopped his own car with great 
promptitude, but the wagon dashed into the front right-hand 
corner of the tramcar and threw the car slightly off the track, 
and damaged the front of it. The bonnet and front wheels of 
the wagon were damaged. Nobody sustained serious injury ; the car 
conductor wes slightly bruised. 

WAGES INOREASE.—The City Council, last Wednesday, decided 
to grant the tramway workers, 18 years of age and over, an increase 
of 1d. per hour on the basic scale. The increase will be retrospactive 
to the end of March last, as in the case of many other Yorkshire 
towns where advances had been granted as from the date of the 
award of the Industrial Council. 


Liverpool,—EsTrMATED EXPENDITURE.—The estimated 
expenditure on reserve, renewal, and depreciation account for the 
year ending December 31st, 1920, is as follows :—Renewals and 
alteration of tramway lines, £223,000; alterations to buildings, 
29,000; alterations to cars, £4,000; саг motor equipments, 
£40,000; overhead equipment, £2,000; contingencies, £6,000 ; 
total, £284,000. 


London.— HIcHER Елвев RESULT.— For the week ended 
October 6th, under the increased rates, the L. O. O. tramway receipts 
were £100,668, compared with £78,092 in the last full week under 
the old fares.—TZhe Times. 

" UNDERGROUND " IMPROVEMENTS.—The Daily Telegraph states 
that it is expected to put the first eight-car train into service before 
the end of the present month. A hundred new cars have been 
ordered, 66 are expected before the end of the year, and the balance 
by next March, 


Longridge.—Licat RAILWAY.— The provisional directors 


of the proposed Longridge—Hellifleld light railway have issued an 


appeal for funds to carry the project through. Three years have 

sinoe the scheme was inaugurated, and it is estimated that 
£300,000 will be required to complete it. Hope is entertained 
that the Ministry of Transport will render some assistance. 


Portrush.— POWER ков TRAMWAY.—lIn view of the fact 
that it is likely to be evicted from its water-power station under a 
recent decree of the High Court, the Giant's Causeway Tramway 
Co. has asked the Council to take into consideration the question 
of a bulk supply to the company when formulating the proposed 
lighting scheme. : 


Rochdale.—INcREASED (Rants. — Having met repre- 
sentatives of Whitworth and Milnrow Urban District Councils in 
connection with the application foran increase in tramway charges, 
the Special Sub-Committee of the Tramways Committee recom- 
mends the following additional payments to the renewal funds of 
the Whitworth, Milnrow, and Bacup tramways, viz. :—&300 to 
Whitworth, £200 to Milnrow, and £240 to Bacup. 
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Stretford.— NEW Track.—An arrangement has been 
made between the Urban District Council and the Manchester 
Corporation for the doubling of the Upper Chorlton Road tramway, 


and linking-up Trafford Bar by making an extension along 
Seymour Grove. 


B.S.A.—EnrEcrRIC Ramways’ NkEps.—John Н. Pardee, 
president of the American Electric Railway Association, recently 
stated that for present extensions and improvements and rehabili- 
tation of existing lines and stock, the American electric railways 
need between three and four hundred million dollars of new 
capital. He estimates that the annual requirements, exclusive of 
the refunding obligations, amount at present to $200,000,000. 


Wolverhampton. — Conversion oF System. — The 
Corporation has accepted a number of tenders for items in 
connection with the conversion of the present Lorain surface- 
contact system to overhead, and is seeking sanction to a loan of 


£46,279, the estimated total cost of purchase and erection of the 
overhead equipment, 


— Án 


TELEGRAPH AND TELEPHONE NOTES. 


Atlantic Cable,—BniTisH PuRCHASE.— The directors of 
the Direct United States Cable Co. report that the proposals of the 
Western Union Co. were of such a nature as to preclude the board 
from recommending their consideration by the shareholdera, but 
an offer has been received from the Government for the purchase 
of the company's cable, as laid, its properties, equipment, and stock 
cable. It is estimated that the offer, which the shareholders are 
recommended to accept, will, after discharging the company's 
liabilities, permit of a payment being eventually made of at least 
£6 per share; the £10 shares were quoted at 54 — 6 last week. 
The income to be derived from the existing securities, and the 
interest upon the purchase considerations to be received from the 
Government will, the board believes, permit of the payment of 
a dividend of about 4 per cent. per annum until the company is 
finally dissolved. 

The oable in question crosses the Atlantic from Ireland to New- 
foundland, and thence to Halifax. It is 40 years old, American- 
owned, and has been operated by the Western Union Cable Co. 
since 1912. Up to the present, with the exception of the ex-German 
cable, which is now British-owned, all cable communication between 


Great Britain and North America has been under the control of the 
U.S.A. 


Anstralla.—WiRELEsS TELEGRAPHY. — Proposals for 
extending commercial wireless services to Australia were explained 
by Sir Thomas Hughes, M.L.C., chairman of the board of Amalga- 
mated Wirelees (Australasia), Ltd., at the annual meeting of share- 
holders at Melbourne, and it was stated that the directors had sub- 
mitted to the Government a comprehensive scheme for a direct wire- 
less service between Australia and England. This consisted broadly 
in a high-speed, duplex-operated station near one of the capital 
cities, to communicate direct with a corresponding station in 
England, tcyether with medium power-feeding stations near each 
of the other capital cities to pass traffio to and from the main 
trunk gation. This system would be radically different from any- 
thing existing in Australia to-day. Both the main trunk and the 
feeder stations were to be operated by distant control from the 
heart of the cities, and all stations could communicate simul- 
taneously with the main trunk system without interference, while 
the main trunk would at the same time be sending to, and receiving 
from, England. They had offered to handle all classes of messages 
at one-third less than existing rates, and to give the Commonwealth 
Government 25 per cent. of net profita; to have the stations 
working in two years; to hand them over in any time of national 
danger ; to surrender them to the Government free of all payment 
at the end of а term of уеатв, and to give the Government right of 
resumption at all times. Their feeder stations at the same time 
could cater effectively for ordinary commercial ship-to-shore traffic, 
thus giving an improved service for shipping and passengers, and 
saving the Government at least £20,000 per annum. Subject to 
the foregoing, the company asked that a licence be granted it, but 
there was nothing in its offer, nor in the conditions of wireleas 
working, to prevent other companies having aimilar privileges. 
Sir Thomas Hughes added that the company hoped to give some 
demonstration of long-distance wireless telephony in Australia 


during the current financial year.—Jeuter's Trade Service ( Mel- 
bourne). 


Cable Delays.—Considerable inconvenience is being 
caused by the delays in cable communication between England and 
the United States, which have been more or less continuous for the 
past week, there being four hours’ delay for full-rate eablegrams 
and from eight to ten hours for Press- rate messages. 

Atmospheric disturbances are at the root of the trouble," а 
Da.ly Mail : еротќег was told at the Western Union Cable Co. offices 
in London. Two of our eables are affected by the so-called earth 
currenta on the ocean bed." 


There was also delay on traffic last week between this country 
and Holland. 


Holland,—T&ELkGRaAPHIST4! STRIKE. — About 200 em- 
ployés at the Central Posts and Telegrapha Office and at the 
Bourse office at Amsterdam struck work on the 6th inst., 88 a 
protest against the delay in increasing their salaries to meet the 


high cost of living. A limited service was maintained, and the 
men returned to work the following day, but those at the Hague 
ceased work. | 

The Dutch telegraphista were to resume work on Saturday, says 
The Times, an arrangement having been arrived at between 
the employés and the Government, 


Romania.— WIRELESS TELEGRAPHY.—Private messages 


can now be transmitted by wireless telegraphy between France and 
Rumania. Aeuter's Trade Service (Paris). 


South África.— WIRELESS TELEGRAPHY.—At a meeting 
of the S.A. Association for the Advanoement of Science, at 
Bulawayo, it was agreed to request the Union Government to erect 
& wireless station of sufficient power to communicate with both 
Europe and North America.— Wireless World. 


United States.—INTERNATIONAL CONFERENCE ON Cox- 
MUNICATIONS.—The International Conference on Communications, 
opened at Washington on October 9th, will be attended by delegates 
from the United States, France, Italy, Japan, Great Britain, and 
the Dominions, who may be expected to sit for at least a month. 
Its work is likely to fall into two main parts, says The Times— 
the disposal of captured German cables, which will presumably be 
more or lesa definitive, and preparation for & General International 
Conference upon Communications, to be held later. The latter teak 
will presumably mean much discussion of the technical regulation 
of wireless systems, provisions to help the international news 
service, and so forth. At least, that seems to be the expectation of 
those Americans who are taking a leading part in the preparation 
of the programme. The Americans, according to statements given 
by the Government to the Press, have definite viewa about the 
ex-German cables and the general control of ocean telegraphs. 
Their delegates, headed by Mr. Burleson, the Postmaater- General. 
and Admiral Benson, the head of the Shipping Board, are said to 
be particularly interested in the ex-German cables across the 
Atlantic, one of which was taken into Halifax during the war, апа 
has since the Peace Conference fallen to the share of 
while the other now connects France and the United States. 
American commercial interests are said to have been pressing them 
to try to secure one of these lines so as to give them better facilities 
for direct communication under American auspices with Europe. 
Complaints, reminiscent of American impetience with our cable- 
censorship during the first phase of the war, are being made that 
the British Government, by virtue of its control over our telegraphs, 
it still able to tap American telegrams, Interest with to 
the Pacific centres upon the island of Yap. This is the cable 


- station touched by the lines between the United States and her 


Eastern possessions, and as an outcome of the debate in the Senate 
on the Peace Treaty last year there is such strong opposition to the 
allotment of the island to Japan, as is provided for by the Peace 
settlement, that its internationalisation may be pro 

It is unfortunate, in view of all this, that the meeting of the 
Conference, which has already been postponed several times, could 
not have been again put off until after the Presidential election. 
Discussion of British cable control, and especially the disposal of 
the ex-German cables, may tend to give ammunition to the profes- 
sional anglophobes. Too much must not, of course, be made of that 
sort of thing. In the interests, however, of future international 
co-operation, and especially of the possible participation of the 
United States in the League of Nations, it is, perhaps, а pity that 
au International Conference which the American Press advertises 
as containing the germs of controversy should be meeting in such 
surroundings, says ТЛе Times. | 

WIRELESS TELEGRAPHY.—The Westinghouse Co. announces that 
it now controls the International Radio Telegraph Co., which is 
conducting ship-to-shore communication on the Atlantic Coast. 
The Westinghouse Co. also proposes to erect a high-power trans- 
Atlantic station.— Reuter s Trade Service (New York). 

Wireless Direction Finding.—Lizarp SraTION.—Àn 
Admiralty notice to mariners states that the Lizard Wireless D.F. 
Station was re-opened at midnight on September 9th-10th. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parenthesis at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in which the “ Official 
Notice" appeared.) 

OPEN. 
Australia. — Commonwealth Government. November 


24th. Protected cable terminals and cable distribution boxes. ` 

QUEENSLAND.—November 24th.  P.M.G.'s Department. Iron 
poles (schedule 506), protected cable terminals, cable distributing 
boxes (schedule 507). 

November 30th. P.M.G.s Department. Protectors (schedule 
505). (September 24th.) 

BRISBANE.—December 9th. Department of -Public Works. 
Seventy three-phase oil-cooled core-type static transformers. 

November 23rd, P.M.G.s Department. Telephones and tel shone 
switchboard parta, (October 8th.) 

January 20th, and February 25th, 1921. 
Light Со. 
switchgear, 


The City Electric 
10,000-KW. turbo-alternator set; transformers and 
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„HERO February 24th, 1921. The. Victorian Eleotriclty 
Commissioners. Turbo-alternators of 25,000, 12,500 and 600 KW., 
and other plant connection with the Morwell power scheme. 

NEw SovuTH WaALks.—November 25th. P.M.G.'s Department. 
Telegraph. and telephone instrument and switchboard parts 
(schedule 753). 

SOUTH AUSTRALIA. — October 20th.. P. M. d. Department. 
Telegraph instruments (schednle- 546), and telephone instruments 
(schedule 549). (September 10th.) 

November 3rd. P.M.G.'s Department. Telephone instruments 
(schedule 548). (September 10th.) 

November 11th. P. M. G. Department. Telephone instrumenta 
(schedule 547). (September 24th.) 

WESTERN AUSTRALIA.—December 28th. Postmaater-General's 
rerum a Telegraph and telephone instruments and parts. 

e 689, 


Belgium.—October 26th. The Société Nationale de 

8 de Fer Vicinaux, 14, Rue de la Science, Brussels, is 

inviting tenders for the laying of the underground armoured cables 

necessary for feeding the Namur-Citadelle-La Plante railway. 

Particulars шау be obtained from the Electrical Department 

(Services Electriq ues) of the company, at 48, Rue Monteyer, 
Brussel. 

November 3rd. Municipal authorities of Hognoul (Provinoe of 
Liége). Concession for the supply of electrical energy for lighting 
and power purposes in the town. 

November 9th. Municipal anthorities of Antwerp. Electrical 
plant for driving the pumps used for emptying the Nattendijck dry 
dock.- Copies of the specification can be obtained for 3 fr. from 
the Hotel de Ville, Antwerp.. 


Bradford. — October 28th. Electricity Department. 
Two natural-draught chimney-type cooling towers, pipework 
troughing, valves, &c. (Contract R 160). (September 24th.) 


Costa Віса, — The Government of the Republic of Costa 
Rica, Central America, is at present inviting tenders for the oon- 
cession for the construction and working during a period of 50 years 
of an electrico tramway between the towns of Alajuela and Grecia. 
The Government will guarantee during the first 25 years of the 
concession, from the date of the opening of the line, an annual 
interest of 6 per oent. on & capital not exoeeding one million 
colons. The water necessary for the generation of electrical 
energy will be ре: free; the necessary material and plant 

ашы ree of import duty, the necessary land on the 
public highways will be provided without coat to the concession- 
sires, while the undertaking will be exempt from texation during 
the whole period of the concession. Further particulars can be 
obtained from the Oonsul-General of Costa Rica, M. Camille 
Marchant, 10, Avenue Hamoir, Brussels, Belgium. 


Denny (N.B.).—October 18th. Electric lighting work 
at Anderson Street site (No. 2). Mr. J. Strang, architect, Falkirk. 


lado-Chiga,—January 8rd, 1921. Generating station 

at Gia-Lam; pumping station at Dong-Du on the Red River; 

3 Une between above stations. Agence Générale des Colonies, 
Pidce 21, 2° étage, 27, Rue Oudinot, Paris. 


India, — Acra. — October 22nd. Municipal Board. 
Complete generating plant. (August 20th.) 


London.—Lonpon Country COUNCIL. (рее 25th. 
125 tramcar bodies, 125 complete sets of maximum traction bogie 
trucks, and 125 electrical «пшрде, together with the assembling 
of same. (October 1st.) l 


Manchester, — October 20th. Electricity Committee. 
Specification No. B.9. Five 8,500 K. v. A. Z3-phase transformers с 
fans, &о.; and three 6,000 K. v. A. 3-phase transformers and fans, xc 
Mr. F. E. Hughes, Seoretary, Electricity Department, Town Hall. 

October 20th. Board of Guardians. Induced draught fan with 
electric motor complete, for use with steam raising plant at 
Withington Institution, West Didsbury. Mr. Hargreaves, super- 
intendent of works, Union Offices, All Sainte. 

October 27th. Electricity Committee. Complete heating installa- 
tion for the workshop and stores at the Barton power station. 
Mr. B. L. Pearce, Chief Engineer and Manager, Dickinson Street. 

October 27th. Electricity Committee. Three mechanical water 
screens, and three grid screens. (Specification В. 10.) (October lst.) 

November 8th. Electricity Committee. Supply and erection of 
high and low pressure steam, feed, &c., pipework—inoluding altera- 
tions to existing pipework, кс. (See this issue.) 


Tarton. — November 10th. Urban District Council 
Electricity Committee. Overhead lines and underground cables, 
(Bee this issue.) 


Ramsgate.— Town Council. 
tion, Council chamber ; Borough Engineer. 


Spain.— November 20th. "The Spanish Ministry of Public 
Works in Madrid is inviting tenders for the concession for the con- 
stra3tion and working of an electric tramway between Los Canos and 
Sen Fausto de Chapela, near Vigo. The adjudication is practically 
only a formal matter, the line forming an extension proposed by the 
Vigo Electric Tramways Со, 


Electric Heating installa- 


The local authorities of Daimiel (Province of Ciudad Real) 
recently invited tenders for the purchase of the municipal electric 
lighting undertaking in the town, and for oe the ст се 


эд а private enterprise. 


Urnguay.— December 18th. The Poet Office: шоп 
are, for the second time, inviting tenders for the construction of an 
underground telephone system. ` 


West Hartlepool.—October 26th. Electricity Department- 
One 1,000-gW. rotary converter and switohgear. . (October 8th.) 


CLOSED. 


Batley.— Waterworks Committee. Electric pump. or 
booster at Bridge, with delivery capacity of 2,000,000 
gallons per day ; Holden & Brooke. - 


Boiton.—The Electricity Committee. Water-screening 
plant at Back-o'-th'-Bank generating station. Messrs., F. W. 
Brackett & Oo., Ltd. 


Bradford —Electricity Committee. 10-ton overhead 
travelling crane. Herbert Morris, Ltd., Loughborough. 


Darttord.—Urben District Council. Installing electric 
light at 28 houses, Lowfield Street. W. Bayliss. 7 per house. 


Doncaster. Town Council: 2 | 
High-tension switchgear.—Reyrolle & Co., Led. £5,410, 


London. L. C. C. Highways Committee. The following 


tenders have been accepted during the recess :— 
ee deqnired in connection with the completion: of the нє: 


J. Keay, Ltd. ted 5 
.G 3 Kea rn Sons, L вае n — 455885 962 


1 ps tons of conductor rails Б Een WE ә рагро: — 
Frodingham Iron and Steel Co., v we " | 
Partington Steel and Iron Co., L C a 
D. Colville & Sons, Ltd. І vs 

* Оп truck, Manchester. 


Wolverhamptes.—Town Council. Conversion of the 
tramways from the Lorain surface-contact system to the overhead 
system. Among the principal tender, .scoopted,” are: the 
following :— 

Steel poles, 224,548. — British Mannesman Tube Co., Ltd. 

Cast-iron pole bases and finials, £4,911.—W. Boydell & Sons. 

Trolley standards and bases, £685.—Brecknell, Munro & Rogers, Ltd. 

Globe a, Tad. hanger bolts, section insulators, &o., £1,546. —A, Wise- 

man коч 

Trolley wire, 24,999. —Thos. Bolton & Sons, L 

Approximate cost of labour for erecting poles, ʻi, 596. 


Tramways Committee. Accepted :— 
Tipping wagon, £168.—Fleming, Lowder & Co. 
Special work at Bakers Loop, £324, and in connection with the new eer 
shed, £2,690.—Hadfields, Ltd. 


. Я І | | А " 
FORTHCOMING EVENTS. 


Boyal Tr Arts,—Friday, October 15th. At John Street co at 
1 eth ot Ar on“ British Trade with India," by Mr. T T. M. 4 


HA M 99 10 Trade Commissioner in India and Ceylon. 


Commercial Motor ExhíbAfor, Olympia, W. Ootober 15th to M 
Technical Assistants' Association.—Saturday, October 16th. 
Anderton's Hotel, Fleet Street, E.C. At 8 p.m. Paper on a Refuse 
truetors, by Mr, A. Murdoch. 
Power Engineers' Association men Ootober 186th. At the 
Christian Institute, 70, Bothwell Street, Glasgow, at 7 p.m. General 
Meeting address by Mr. J. W. Thomas, assistant general secretary. 


Electricity Supply Commercial Association (Greater ndon Division). 
— Monday, ober 18th, at Caxton Hall, Westminster, ass Meeting. 

с тапаца Monday, October 18th. At 1 p,m. At the 

m саара сосен. m some эрин “electric ” remarks irom 
м: H. N. Bla in. 

Institution of. Electrical Engineers (Western бөй. —Monday October 
18th. At the South Wales Institute of Engineers, Cardiff, At 7 pm, 
Annual general meeting. 

Institution: of Engineers and Shipbuilders: in Scotland. — Tuesday 
Octo tober 10th. At the Rankine Hall, Glasgow. At 7.80 p.m. Presidential 

reas, 


Edinburgh Electrical Society. —Thursday, October 9184, At J. 80 p.m. Visit 
to Scotsman offices. 
eeriag and Shipbuilding Draughtsmen (York 
Technical on), —Thursday, October 41st. - At Priory Street Higher 
Grade School, York. At7.15 p.m. Paper on The Destructive Distillation 
of Coal,” p^ Mr. E. Nicholson. 


Chelmsford Engineering Society. — Thursday, October ist, . At the 
Hast Anglian Institute of АЕ 96 ture, At 7 р. m. Peper on “ Eleotric 
Traction,” by Mr. E. Н. Fie 


institution of Mechanical саа —Friday, October And. At the 
паноа о Storoy's Gate, S. W. At 6 p.m. Address by the President. 


titution of rs.—Friday, October 22nd. At 89 victors 
Th p W. At 8 p.m. r оп “ Impulse Turbines,” by Mr. 4. Y Fitt. 


Paisley Association of Electrical Engineers.— Wednesday a 20th. 
At ine Technical College, George Street. At 7.80 p.m. Presidential addr. as 
by Mr. W. R. Bruce, 

hester Association of Engineers. — — Saturday, October Mrd. At the 

матоо, Hall, Albert Square, Manchester. At7 p.m. Paper on '' Vibra- 

tion, including that of Crank Shafts, Fly Wheels and Alternating- -current 
Generators," by Mr. J. Frith. 


ham and District Electric Club.—Saturday, October Mrd. At the 
Bir grand Hotel, Colmore Row. At 6.90 p.m, Annual ladies’ night. 
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NOTES. 


The Osram Patents.— In the Chancery Division on 
Wednesday, October 13th, Counsel applied to Mr. Justioe Eve, in the 
action of the Osram Lamp Works, Ltd., v. Maxim Lamp Works, 
Ltd. for judgment in default of defence. The case related to an 
alleged infringement of one of the plaintiff company's patente. 
Judgment was given accordingly. 


Copper and Lead Prices.—Messrs. F. Smith & Co. and 
Meters. James and Shakespeare report, October 12th, no change in 
last week's copper prices. English pig lead £35 10з.. a reduction 
of 10s. on last week's quotation. 


Removing Sand from Water.—A description is given in 


le Génie Civil, of October 2nd, of a device perfected by M. Henri 


Dufour, & Swiss engineer, for continuously removing sand from 
water in hydro-electric works, to prevent the serious wear which 
is caused by its passage through the turbines. The apparatus 
consists of a series of parallel compartments furnished with baffle- 
plates to prevent rapid motion of the water, which enters at one 
end at the bottom, and after traversing the oompartments, 
escapes at the other end at the top. The sand and gravel fall to 
the bottom of each compartment, which is funnel-shaped ; at the 
apex of the funnel a hole is provided through which a small 
quantity of water constantly escapes, carrying with it the deposits. 
- Thus the compartments are automatically cleared of sand. 

The device has been installed at a power station in Chile, where 
grave damage had been done by sand ; an improved form haa sinoe 
been adopted at a Swiss works. 


Theft of Radlum.—A safe, which contained, amongst 
other things iridium, gold, radium bromide, and platinum, waa 
stolen, on the 5th inst., from the premises of Messrs. Golodetz, in 
the City. The bottle containing the iridium sponge is said to have 
contained 24 oz. troy, which is stated to be worth £120 per oz. 


Educational.—MunicipaL COLLEGE oF TECHNOLOGY, 
MANCHESTEB.—The recently-published prospectus of University 
courses is a very complete description of the College, its aims and 
scope, and the courses are very minutely detailed. The degree 
courses leading up to the grant of the B. So. Tech. and M. So. Tech. 
cover the followisg fields :—Mechanical, electrical and sanitary 
engineering, applied chemistry, textile industries, architecture and 
mining. Part-time day and evening courses are also scheduled. 

RaMSsAY FELLOWSHIP.—A Ramsay Memorial Fellowship of the 
value of £300 a year for three years has been founded by subscrip- 
tions received from the Swiss Government and from Swiss donors, 
through the good offices of Prof. Ph. A. Guye, of Geneva. The 
first Fellow to be elected is M. Etienne Roux, of Vich (Vaud), 
Switzerland, who has decided to work in the laboratories of Prof. 
W. Н. Perkin, at Oxford.— The Times. 

At a luncheon given at the University of Birmingham -on 
October 8th, Mr. Austen Chamberlain said that it was the Govern- 
ment's intention to increase the grant in aid of University educa- 
tion by £500,000, making a total of 41,500,000, and unless over- 
whelming financial conditions prevented it, the same sum would be 
given for & number of years. Mr. Chamberlain said that up to the 
present immense sums had been spent on elementary and secondary 
education, and too little upon Universities. The grant would be 
&dministered by the committee presided over by fir William 
McOormack, but the Government should not interfere too much, 
and the Universities must retain their independenoe. 

WHITWORTH EXHIBITION8.—The Board of Education announces 
that the following candidates (among others) were successful in the 
1920 competition for Whitworth Exhibitions :—William A. Rowe, 
electrical fitter apprentice, Plymouth Dockyard; Oharles J. 
Manning, electrician apprentice, Portamouth Dockyard ; Archibald 
G. Woodhouse, electrical fitter apprentice, Plymouth Dockyard ; 
and Reginald W. Stubbington, electrical fitter apprentice, Ports- 
mouth Dockyard. : 

L. C. C. GRANTS.—AÀ mong the larger grants made by the L. O. C. to 
technioal institutions for the purchase of equipment during the 
year 1920-21 are the following :—£4,000 to the Battersea Poly- 
technic ; £3,500 to the Northampton Polytechnic; £93,020 to the 
Regent Street Polytechnic; £2,300 to the Goldemiths' College; 
and 82,150 to the Woolwich Polytechnic. 


Lloyd's Register of Shipping.—The report of the 


Society's operations for the year ended June 30th, 1920, which has 
just been issued for the first complete year since the cessation of 
war, contains very interesting information relating to shipbuilding 
at home and abroad, and also to the use of oil fuel for boiler firing 
and oil engines on board ship. The Committee has recently 
approved &mended rules for eleotrical fittings on board vessels. The 
Society's chief surveyors were members of the Ships’ Electrical 
Equipment Committee” of the Institution of Electrical Engineers, 
which dealt with the recent revision of the Institution's require- 
ments for the electrical equipment of ships, and the Society's 
amended rules are in accordance with the latest requirements of 
the Institution. The chief ship surveyor is & member of the 
Standing Sub-Committee appointed by the Institution of Electrical 
Engineers to consider the interpretation of the rules drawn up by 
the " Ships’ Electrical Equipment Committee." The Committee has 
acceded to the request of the Institution of Engineers and Ship- 
builders in Scotland that Dr. Montgomerie, the Society's principal 
surveyor for Scotland, be allowed to act as one of the representa- 
tives of the Institution on the British Engineering Standards 
Association Technical Committee on the standardisation of details 
in the construction of ships and their machinery, 


Scandinavia and the Export of Energy.—The 
question of the export of electrical energy has been under dis- 
cussion in Scandinavian countries for some time past, with 
particular reference to deliveries from Norway to Sweden, and 
from both these countries to Denmark, whose water-power 
resources are insignificant. In Denmark the idea of receiving 
power from Norway and Sweden as suggested by a Swedish 
engineer (Mr. Hjalmar Cassel) has created great interest, and a 
Committee has been appointed and made application to the 
Norwegian Government for the establishment of a Norwegian 
Committee to co-operate with the Danish Committee in the matter. 
As to the position in Sweden, the principal of the State hydro- 
electric department is reported to have stated some time ago that 
Sweden had an adequate supply of power available for the 
immediate future, and that there could, therefore, be no question 
of importing energy from Norway unless it were materially 
cheaper, but this could scarcely be expected to be the case. But 
even if Norwegian power was provisionally obtainable at a lower 
price, he said that it was preferable for the Swedes to base their 
distribution of power and industry upon their own waterfalls, as a 
supply of power which oould be relied upon was cheaper in the 
long run than power obtained from another country. Іа this 
connection a Norwegian engineer (Mr. E. Kraabol-Jorstad) points 
out that out of the Norwegian water powers representing about 
10,000,000 KW., only 1. 100, 000 Kw. had been brought into service 
by the end of 1919. He states that the power already available 
is relatively cheap, but will become more costly in the case of new 
works. The export of power in the near future is not advisable, 
in his opinion, from a national economic point of view, owing to 
the existing great scarcity of power, and the large expenditure 
which would be needed for machinery and plant. The opinion in 
Sweden was that the Swedes could manage very well without 
Norwegian power as the requirements in the south could 
presumably be entirely covered on the regulation of the Vanern in 
connection with the extensions proposed at Trollhattan. On the 
other hand, the Swedes were not unwilling to transmit power 
from Trollhattan to Denmark, with the aid of a line from Troll- 
hattan to Skaane. | 


Electricity in a Mint.— To increase the output of minor 
coins, the United States Mint at San Francieco is installing a 
Rennerfelt electric furnace of 1,000 lb. capacity, operating on two- 
phase, 60-cycle service transformed from 2,200 volts to 110 volta. 
The furnace was originally in operation at the Philadelphia (Pa.) 
Mint, and was only recently withdrawn from service there 
when replaced by furnaces of more recent design and greater 
capacity. It is hoped to have the furnace in operation by the end 
of September, but this may be delayed through uncertain delivery 
of certain electrical switching equipment. Only metal for pennies 
avd nickels will be melted in this furnace, silver being handled in 
the oil-fired crucibles now in use. Several of these crucibles were 
taken out to make room for the electric furnace, while considerable 
construction work was necessary to accommodate the new equip- 
ment. A motor-driven topping machine and a motor grinder will 
be installed to handle the clipping and smoothing of the ingots, 
and а mechanical conveyor will eliminate most of the heavy 
carrying of the moulds now done manually.—Journal of Electricity. 


Electricity in Mines.—Mr. J. R. R. Wilson, H.M. 
Inspector of Mines for the Northern Division, in his report for the 
year 1919, states that there were no underground fatalities, and 
only four non-fatal accidents, due to electricity, and, considering 
that the use of electricity underground increased from 79,422 H P. 
in 1913, to 122,061 H.P, in 1919, this cannot be regarded as unsatis- 
factory. 


The Batti-Wallahs’ Soclety.—The following is the 


programme for 1920-21 session :— 


Monday, October 18th, 1920.—Lunch. 

Wednesday, November 3rd.—Informal evening. 

Monday, November 15th.—Lunch. 

Friday, December 3rd.—Smoking conoert. 

Monday, December 20th.—Lunch. 

Wednesday, January 5th, 1921.—Informal evening. 

Monday, January 17th.— Lunch. 

Wednesday, February 2nd.—Informal evening. 

Monday, February 21st.—Lunch. | 

Wednesday, March 2nd.—Informal evening. 

Monday, March 21at.—Lunch and annual general meeting. 

Friday, April 1st.—Annual dinner. 

Monday, April 18th.—Lunch. 

Monday, May 9th.—Lunch. 

Monday, June 20th.—Lunch. 

At the Holborn Restaurant, on Monday, October 18th, Mr. H. E. 
Blain will give an address, 


Measuring Coal-Stack Temperatures.—An instrument 
for ascertaining the temperature of a ooal-stack at various depths, 
was recently described by Power. The apparatus, known as the 
‘Thornley Coalometer," consists of three tubes extending to 
various depths and enclosed in a long, pointed steel case. These 
tubes end in bulbs, and are filled with alcohol. At the upper end 
of the instrument are three dial temperature indicators each oon- 
nected toatube. The scale on each dial runs from 32° to about 
200° F., it is coloured black up to 12U°, but upwards from that 
temperature the colour is red, indicating excessive heat. If several 
of these devices are forced into a coal pile at varying depths and in 
different localities, very accurate information can be gathered for 
the whole of the pile. Instruments employed at intervals of 50 ft. 
have proved very effective. 
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Coal Getting by Machinery.— Interesting details regarding 
the extent to which mechanical coal-cutters are used in Scottish 
pits, and the growing preference for electricity, are supplied by 
Mr. Н. Walker, Chief Inspector of Mines for Scotland, in his 
annual report. There was an increase of 1(8 in the number of 
coal-cutting machines at work, and of 177,364 tons in the quantity 
of mineral obtained by them compared with the figures for 1918. 
The total quantity of mineral cut by mechanical coal-cutters was 
10,379,495 tons, of which 9,507,912 tons were got by machines 
driven by electricity, and 871,583 tons by machines driven by com- 
pressed air. A comparison with the figures for 1913 shows that 
313 more machines were employed, and 1,044,048 tons more 
obtained by this means in 1919 than in 1913. In 1919 there were 
353 more electrically-driven coal-cutters at work than in 1918, and 
40 fewer driven by compressed air. The number of mechanical 
conveyors in operation at the working face during the year was 
105, compared with 125 in 1913, Regarding accidents, Mr. Walker 
recommends the introduction of a practical electric head lamp. 


The Threatened Strike in Power Stations.—We have 
received from Mr. E. J. Jennings, secretary to the District Indus- 
trial Council for Electricity Supply Industry No. 5 (West Midlands 
Area), 14, Dale End, Birmingham, a copy of the following letter, 
dated October 9th, which he has circulated amongst the District 
Councils for the Electricity Supply Industry 

" I beg to inform you that at a meeting of my Council yesterday, 
the ciroumstances under which the Electrical Trades Union had 
threatened in connection with the recent Penistone dispute to 
withdraw the labour of ite members employed in electric supp!y 
undertakings were discussed. The chairman reported the steps he 
had taken in the matter, and, as the outcome of the discussion, it 
was resolved unanimously, on the motion of the chairman 
(Employers' side), seconded on the Trade Union side :— 

" That, in view of the recent threat to withdraw labour from the 
electric supply undercakings arising out of an extraneous labour 
dispute, this District Industrial Council is strongly of opinion that 
it should first be given an opportunity by the parties concerned to 
consider, before action is taken in any matters affecting the relations 
between employers and employés.” 


Nickel-plating Alumlnlum.— According to a note pre- 
sented by М. Le Chatelier to the Académie des Sciences, published 
in La Technique Moderne, Messrs. Léon Guillet and Maxime 
Gaanier have solved the difficult problem of depoeiting nickel om 
aluminium. The surface of the metal is first sand-blasted, with 
sand that has passed through a sieve with 0'2-mm. meshes, under 
an air pressure of 1,500 gm. per cm’. A deposit of nickel 0`006 mm, 
thick is then made, with a current of 0'8 ampere per dm? for 
half-an-hour, after which a coating of copper is applied, 0 02 mm. 
thick, the operation lasting two hours with & current of 1 ampere 
per dm’. The oopper is then polished, plated with nickel 
0'U05 mm. thick (0'5 ampere рег dm’ for one hour), and the nickel 
is polished. "This prooess gives & smooth adherent coating, passing 
mechanical and chemical tests, and not only ensures the durable 
protection of the aluminium, but also enables it to be soldered by 
the ordi processes. The nickel bath consists of sulphate of 
nickel, 150 gm., double sulphate of nickel and ammonia, 50 gm., 
water to 1 litre; the copper bath of copper sulphate, 150 gm., 
sulphuric acid, 20 gm., water to 1 litre. 


The Engineering Training Organisation.— Following the 
unsuccessful attempt to place the E.T.O. scheme on a satisfactory 
financial basis, the Federation of British Industries, recognising the 
importance of its activities and to prevent ite dissolution as a 
separate organisation, offered to take over the work; a similar offer 
was also made by the Engineering Employers' Federation. А con- 
ference of representatives of the three organisations was, therefore, 
held, at which it was agreed to entrust the scheme to the Engi- 
neering Employers' Federation. It is to be hoped that under the 
new auspices, the work will so develop as to enable the young 
engineer to obtain such training as will uphold the prestige of 
British engineering practice throughout the world. 


Wireless Ship Control. — Tests of a wireless control instal- 
lation on the old battleship Iowa, just concluded by the U.S. Navy 
Department, off the Virginia Capes, are declared to have fulfilled 
the highest expectations of naval experts. The 12,000-ton battle- 
ship was navigated with precise accuracy, it is said, solely by means 
of wireless telegraphy from а control station on the battleship 
Ohio. "The control was found thoroughly efficient up to a maximum 
distance of 10 or 12 miles.—Reuter’s Trade Service (Washington). 


Appointments Vacant.—Two station engineers for 
Egypt, for the Air Ministry ; lecturer in electrical and mechanical 
engineering, for the Wigan and District Mining and Techanical 
College ; switchboard attendant (90s.), for the City of Chester 
Electricity Works ; engineer and secretary. for the Wadebridge 
and District Electric Supply Co., Ltd.; assistant charge engineer, 
forthe Egham and Staines Electricity Co., Ltd. ; mete: tester, for the 
Stoke-on-Trent Electricity Department ; tramway overhead lines- 
man (386. 8d. + 408.), for the Wigan Corporation Tramways; assistant 
for small D.c. station, for the Sale U.D.C. Electricity Department ; 
visiting teachers in electrical engineering, physics, and electrical 
wiring, for the L.C.O. Institute at Hackney; plumber-jo'nter 
(£5), for the Borough of Heywood Electricity De art mer t; 
plumber-jointer and two linesmen, for the Gellygaer Urban 
District Electricity Department; telegraph «nginesring assistants 
(£350 + 50 per cent.), for the Post and Tel gr:ph Department of 
the Government of Tanganyika Territory ; telegraph engineers 
(£480), for the Governments of the Gold Coast and Nigeria; 
foreman linesman and overhead linesman, for the Burnley Corpora- 
tion Tramways Department. See our advertisement pages to-day. 


" Industrial Court for settlement. 


Scintlllations from The Electron.” —The Electron is 
the journal issued by the London District Committee of the Elec. 
trical Trades Union ; in its issue No. 3, for October, à number of 
interesting items appear, of which, perhaps, ''Ole Bill's 
Summary ” is the spiciest. From this we gather that at a meeting 
of the Film Workers’ Union on September 16th, Mr. F. J. 
Rosenburg remarked that “The Workers’ Union had decided that 
its members should stay at work even if the E. T. U. did come out. 
He pointed out that the Workers' Union was quite justifled in 
taking this step, as they had nothing whatever to do with the 
foreman at Penistone, about whom all the trouble was. He 
pointed out that the E.T.U.'s threat to cut off London's electricity 
supply was impossible, as all the stations were controlled by the 
Workers’ Union members." This quotation was originally derived 
from The Kinematograph. It suggests that the Workers’ Union 
bases ita decision to strike, or not to strike, purely on the merits of 
& dispute in which another Union is engaged. The claim that in 
the London stations. members of the Workers' Union predominate 
is, we believe, well founded, though “ Ole Bill" throws scorn upon 
it, and expresses his opinion of that Union in unequivocal terms: 
" The Workers’ Union is a blacklegging organisation, and ought to 
be hounded out of the Trade Union movement as а danger to 
working-class organisation." Possibly the Workers’ Union 
reciprocates this amiable sentiment—-it did its utmost to avert the 
strike when that was pending. On the other hand, Ole Bill" ія 
kindly disposed towards the E. P. E. A., in spite of the hard things 
which he admits having uttered with regard to it; he says: 
“The action of the E.P.E.A. in the engineering dispute has been 
straight and above-board, and above anything else, I do love a 
square deal.” Не cites the case of Colchester, where the Town 
Council has refused to pay the rates agreed upon by the District 
Council, and also refused to pay the E. P. H. A. agreed advance of 
£30. Both organisations took joint action, and tendered notices 
to expire at the same time. The matter has been referred to the 
This is the first oocasion on 
which both organisations have acted together, and they both have 
our hearty sympathy; Councils (and companies) which refuse to 
honour the decisions of the Industrial Council and Joint Board 
are not only asking for trouble for themselves, which will be duly 
delivered, but also are disturbers of the peace, and as such are 
enemies to the public welfare. The last words of “Ole ВШ” 
(i e., Mr. W. J. Webb) are: We ARE going to control the eleo- 
trical induatry." 

By a remarkable slip of the pen, on p. 15, our lively contem- 
porary arrives at an increase in the coat of living of 182 per oent. | 
above pre-war, by adding a 30 per cent. increase in rent to the 
value 152 per cent. 


South African Power Scheme, — Kimberley and its 
surrounding mines have long attracted the interest of en- 
gineers as a centre for the consumption of a cheap power 
supply, and the Government Inspector of Machinery for the 
district in his last annual report says he believes that a 
scheme is on the tapis to erect a power station at the Kroon- 
stad Colliery, and transmit the power generated there through 
the O.F.S., by way of Boshof, Koftiefontein, and Jagers- 
fontein. A line, either direct or branch, will, of course, come 
to Kimberley. ‘This scheme, if decided upon, will have far- 
reaching eflects in the industrial development of a huge 
tract of country at present almost entirely devoted to pastoral 
pursuits. Such a scheme is of first importance to the Kroonstad 
Colhery Co., whose product, as a steam coal, is of low quality, 
and therefore cannot hope to compete in the open market 
with the higher class coal of the country except at points 
at and close to the mine. The scheme is capable of expansion, 
and would, it is thought, be а strong factor, if developed to its 
full capacity, in liberating much of the latent wealth of this 
district. There is a plentiful supply of good water available 
within five miles of the mine, a weir across the Vaal being 
all that is necessary to ensure the supply being permanent. 
From its inception the financial success of the scheme 18 
assured. De Beers Consolidated Mines, Ltd., even on that 
company’s present electric requirements, would consume ap- 
proximately 8,000 Kw. New Jagersfontein would require 
almost as much, as cheap power would be a strong incentive 
to that company to centralise on a direct-treatment plant to 
deal with the whole of the ground mined.  Koffiefontein 
Diamond Mine, Blaauwbosch Diamonds, New Eland Dia-. 
monds, Roberts Victor Diamonds, and Kimberley Waterworks, 
all on the route, would, it is thought, require approximately 
9.000 KW. to satisfy their requirements. An electric railway 
from Koffiefontein to Fourteen Streams or Vierfontein would 
be brought within the range of possibility were such a scheme 
as that under consideration an accomplished fact. To further 
elaborate this proposition and its possibilities for the future, . 
it might easily prove the deciding factor of the establishment 
of an iron industry at or near Postmasburg. If that came 
to pass, it would in its stride supply power to the Frank 
Smith Diamond Mines. The Makganyene Diamond Syndi- 
cate could also be supplied. and possibly some of the small 
asbestos ventures near which it would pass. The extraction 
of nitrogen from the air for agricultural purposes could also 
be undertaken, if for no other reason than to stabilise the 
load and extend the peak over 94 hours. The approximate 
distance of transmission lines from the generating station to 
the furthest point of supply will be 300 miles. This would 
be easy of accomplishment now that systems up to 100,000 
volts are capabie of reliable operation. "The potential drop 
over sneh a system should not be greater than 4 per cent. 
S.A. Mining and Engineering Journal. 
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Raliway Electrification.— Six years ago it was just 
beginning to be realised that suburban railways were not 
the only ones which it might pay to electrify, and that in 
many cases the possible increase of traffic was not the only 
or even the most important factor. The reduction in operat- 
ing costs, both in the locomotive and traffic- departments, 
which electrification rendered possible, was, it was found, 
sufficient to justify the conversion of lines where no special 
increase of traffic was to be expected. The war postponed a 
number of projects which were being prepared, and the great 
increase in capia. cost is still holding up a number, On the 
other hand, the cost of operating steam locomotives has also 
increased to such an extent that even at present-day prices 
of electrical apparatus several new important schemes are 
on the way. This particularly applies in: Central Europe, 
where the cost of coal has become almost the dominant factor. 
In France, Switzerland, and even in Austria, the conversion 
of various lines from steam to electric working looks like 
going ahead. The extent of the possible economies may be 
judged from the case of the lines from Innsbruck to the Swiss 
frontier where, according to one of the American Govern- 
ment experts, there will be & direct annual saving of 150,000 
tons of coal, and а further 16 per cent. saving in the amount 
of coal formerly required for transporting the railways' own 
coal. In view of the changed conditions to-day, both as 
regards locomotive and traffic expenses, it may be desirable to 
reconsider the question of electrification in connection with 
various lines where it has hitherto proved impracticable: 

The pros and cons of electric versus steam traction were 
discussed recently by railway engineers and others gathered 
for the purpose of hearing а paper entitled '' Electric Traction 
for Railways." It was remarked by one speaker that with 
the continued rise in the cost of coal, and the urgent necessity 


for conserving it, anything which tended to reduce coal con- 


sumption must be considered favourably, so that from this 
point of view electrification undoubtedly scores a good point 
because an up-to-date power station can produce electricity 
at less than 2 Ib. of coal per B.O.T. unit. This energy, after 
being transmitted to the sub-stations, transformed down and 
converted to D.C. and fed to the train motors—the overall 
efficiency from the power station busbars to the rim of the 
driving wheels of the electric train being about 62 per cent.— 
ives one B.O.T. unit рег 3.2 lb. of coal, or 1 H.P.-hour for 
4 lb. of coal. From a test of a steam passenger train, it 
requires from 6 to 8 lb. of coal to be burnt in the locomotive 
firebox per H.P.hour, delivered at the tender drawbar, for 
express running. With goods trains, of course, the consump- 
tion is considerably less, being about 4 Ib. At any rate, there 
is ample margin here for coal economy to be effected. ; 
While the advantage of moving trains by electric power is 
recognised, the .expense of electrification projects prevents 
many desirable schemes from maturing. As, however, traffic 
is bound to grow. very considerably as time goes on, the 
question has been .asked whether too much emphasis is not 
laid upon the first cost. The American Railway Electrical 
Engineer points out that by 1930 the movement of freight on 
many lines will have grown to such an extent that continued 
operation by steam power will be quite impossible, except 
by. increasing the number of tracks. It is therefore suggested 
that the railway 
cheaper to build these additional tracks and to maintain them 
some ten years from now, or, alternatively, to spend the same 
amount of money on electrification to-day and enjoy the 
advantages of improved operating facilities. Investigations 
have proved that one electric locomotive can exert & greater 
drawbar pull than two of the largest steam locomotives, and 
there is practically no limit to the power of the former, while 
the latter has almost reached its maximum. At the same 
time. it must be remembered that while electrification has 
justified itself in certain districts, it is by no means certain 
that the die changeover would be economical. It is 
robable that the report of the special committee appointed 
y the Minister of Transport to investigate this question will 
prove very instructive in this regard.—Railway Gazette. 


‘A Portable Oscillograph.—An illustrated description of 
a portable oscillographic outfit appears under the name of 
Mr. J. W. Legg, of the Westinghouse Electric & Manufactur- 
ing Co., Ltd., in the Journal of the A.I.E.E. for July, 1990. 
Briefly summarised, the special features of this portable com- 
mercig! oscillograph are as follows: The apparatus, шошо 
thé series electromagnet galvanometer, is very compact, an 
use is made of àn incandescent lamp with special arrangements 
to obtain very great intrinsic brilliancy. А mechanically- 
operated focal-plane shutter is provided, which always starts 
exposures at the beginning of the film, in addition to а remote- 
control switch to cause transient phenomena to appear at any 
desiféd point. This switch and the shutter are operated 
by a trip magnet immediately after abnormal voltage is 
applied fo the incandescent lamp, and to prevent the filament 
of the latter being destroyed a lamp-extinguishing switch is 
also fitted. A self-contained storage battery supplies the 
galvanometer field, and there is a switch for placing the 
ammeter in the galvanometer field or battery-charging circuits; 
the element resistances and control panel are capable of stand- 
ing commercial voltages. All the above apparatus 18 mounted 
in a single case, the dimensions of which are 18 by 14 by 25 in. 
overall, and its weight 82 lb. Ап induction motor with 
back gear and step pulley arrangement drives the photo- 


roblem to be decided is whether it will be 


graphic drum at & uniform speed over a large range of speeds; 
а transformer for 110 or volts, 20 to 70 cyclés, supplies 
the motor, lamp, and trip magnet circuits, and .separate 
switches are provided for the control of the motor, trans- 
former, and lamp. The whole of this portable commercial 
oscillograph is arranged in two units, which together weigh 
135 ]b., including the storage battery and transformer. 


Novel Commutator Construction. — A contributor to 
Power tells how the commutator of a small generator was 
made from solid copper. The dimensions of the commutator 
had to be 23 in. dia. and 2 in. long. A piece of copper rather 
over this size wis obtained, and a hole a little smaller than 
the diameter of the armature shaft was bored through it. 
The metal was then fixed on а mandrel and placed.in a lathe, 
and the back gears of the latter being used for a dividing head, 
the slots were marked off. The blank was then taken off the 
mandrel, and saw cuts were made to within 1/32 in. of the 
bore. These slots were filled with mica, and a pipe was bored 
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out to fit tightly over the outside of the commutator (fi . 1). 
The whole was then mounted in the lathe and bored out 
to correct size, cutting away the small portion of metal left 
to hold the blank together. The bore was then cleaned out 
and the commutator mounted on a mandrel and turned to 
receive the clamping rings. After mounting the commutator 
on the armature shaft the pire coupling was pulled off and 
the face turned down to & finish. | a 


INSTITUTION NOTES. 


Bradford Engineering Soclety.—At the opening lecture of the 
new session of the Society (Lieut.-Colonel Gadie presiding), Mr. 
С. К. Everitt, of Sheffield, spoke on steel-making processes. After 
giving the history of steel-making and describing various processes, 
Mr. Everitt ssid the electric furnace had played a very important 
part during the war in the manufacture of alloy steel for motor 
transport and aircraft. The speaker illustrated the various pro- 
cesses by lantern and kinematographio pictures. 

King’s College, London, Old Students’ Association.—Enar- 
ERRING FACULTY.—À luncheon will be held ab the Holborn 
Restaurant, at 1.15 p.m. on Wednesday, October 27th, when the 
chair will be taken by Mr. C. Н. Wordingham, C.B.E. Old atudents 
are requested to communicate with thé Hon. Assistant Secretary, 
Mr. D. H. Kendon, King's College, W.. 2. 

Paisley Association of Electrical Engineers. —Mr. W. R. Bruce, 
of the Paisley District Tramways Co., will open the ensuing session 
with his presidential address on October 20th. Several interesting 
papers and visits have been arranged for the session, the first item 
being a visit to Messrs. Harland & Wolft'a Govan shipbuilding yard. 

Electrical Power Engineers’ Association.—On Saturday last 
the Southern Division gave the second annual dinner to the 
members of the National Exeoutive Council at the Holborn 
Restaurant. Mr. W. J. Jeffery presided, and there was a large 
attendance of members and ladies. i 

After the toast of The King,“ Mr. A. L. Lunn, past-president, 
proposed The Ladies,” urging them to see that their husbands 
attended the meetings of the Association. He pointed out that 
before the advent of the E. P. E. A., they had a poor time; the con- 
ditions were now much better, and would go on improving, but 
they must have no waverers—firm support was the only means of 
securing better terms. "Mr. A. Н. Allen, proposing " The E.P,E.A.," 
reminded them that: internal friction crippled the efforts of its 
predecessor, the A.ES.E.; the new Association, formed to secure 
representation on the Whitley Councils, had obtained a satisfactory 
alternative—the Joint Industrial Board—and its schedule of 
salaries was in course of adoption, while ite efforts in the cause of 
peace had been successful in staving off the threatened disaster to 
London. | 

The event of theevening was the presentation to Mr. Lunn of & 
silver tea and coffee service, together with a gold bracelet for Mrs. 
Lunn, and silver knives and forks for Master Lunn. In intro- 
ducing the presentation, the President, Mr. J. H. Parker, said that 
Mr. Lunn, as their first president, laid the foundations of the 
Association on '& sound basis and welded the National Executive 
Council into а harmonious whole, Every town in the kingdom had 
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contributed with spontaneous enthusiasm to the presentation, 
which was & token of their admiration for the splendid work he 
had done for the Association during the -past four years. Mr. 
J. F. Heslop followed, expressing his admiration for the 
president, and the magnificent prog:ess which had been made in so 
short -a time under his guidance, so that the Association was now 
invited to confer with the Board of Trade ; Mr. Essex said the 
Association was started under great difficulties, but Mr. Lunn was 
'* born leader; and Mr. Jeffery pointed out that to accept the office 
of first president of the first staff Trade Union required immense 
courage, Pressure had been brought to bear on senior officials in 
the S. W. area to leave the Axusociation—let them bear in mind the 
ехашріе of Mr. Lunn two years ago, and have the pluck to stay 
In it 6-day. Mr. Lunn, in reply, expressed difficulty in finding 
woards.anitable ќо convey to them his sincere thanks on behalf of 
his wife and child and himself. | | 

After an interval. Mrs. Parker responded to the toast of The 
Ladies,” remarking that her husband had so much to say about 
the’ B. P. E. A., &o, nowadays that she could hardly get a word in 
edgewáys; she hoped that more settled times were now before 
ean and believed that meetings suoh as that would bear good 


‘The President, Mr. Parker, then responded to the toast of the 
E. P. E. A., in a speech of exceptional eloquence. After expressing 
gratitude to the electrical Press for its support when the Associa- 
tion was an. unknown quantity, he eulogised the fighting 
qualit Лев of the Executive Council and the Emergency Committee, 
which ould always get out of a hot corner. They had recently 
faced a difficult situation ; they had always endeavoured to avert 
strikes in the electricity supply industry, at great coat to the 
Association, and when the Electrical Trades Union chose the path 
of peace, for the first time in two years, they could not withhold 
their support from it. On the other hand, their members could 
not be. to stop work at a moments notice, and therefore 
they insisted on the E T.U. giving seven days’ notice; daring that 
petiod they succeeded in inducing the disputanta to make peace. 
As a result of their interviews with Sir Robert Horne, he had 
promised to help them to enforvé their schedule of salaries. The 
Executive Council was ablé to hold the scales level in the elec- 
tricity supply industry; the nation was reaping the fruit of 
unfair dealings in the past between masters and men—they should 
strive to maintain peace by enforcing fair play on both sides. The 
Executive Council was inspired by great ideals, and demanded a 
square deal ; it was the only organisation that could compel peace 
in the industry; — | | | 

During the evening an excellent musical programme was performed 
by Misses Ellen Collins, Lily Grahame, and Marie Fein, and Messrs. 
Will Pither and J. Parvis, accompanied by Mr. Stanley Chapple, 
almost every item being encored; the K.V.A. orchestra also 
гете mirable service, the whole of the entertainment being 
provi y members and their lady friends. 

Junior Institution of Engineers. —At the annual meeting of 
the North-Eastern Section of the Institution, Dr. W. M. Thornton, 
Professor of Electricity at Armstrong College, Newcastle, delivered 
his presidential address at that Institution on October 6th. His 
subject was “Science and the Future of Engineering.” Prof. 
Thornton, having considered the forces of nature in their text- 
book order, with regard to mechanics, said the growth was bound 
up with the process of evolution ; there were no new mechanical 
laws to be expected, and, therefore, they must look to the future 
of mechanical 1 the development of new types of 
tools and appliances. They could, however, perhaps expect 
developments in water- power and the use of the tides, schemes for 
the use of which were being considered all round the British coast. 
The development of this was infimately conneoted with the 
developments of fuels. Under the head of sound there was at the 
present moment before the public & system of transmission of 
power by wave motion, which was really transmission by sound 
wave, if the claims of the inventors were oorreot; if not, it was 
hydraulics used in the same way as alternating currents were used 
in electricity. Discussing new sources of heat, the professor 
remarked that solar heat did not seem to be realizable directly for 
engineering purposes. The earth's underground heat, Sir Charles 
Parsons had suggested, might be tapped by means of immense 
bore-holes 12 miles deep. The suggestion was undoubtedly an 
engineering possibility, and it would be extremely interesting to 
see it carried out, The supply of heat from such a source was 
limited only by the low conductivity of rocks at high temperatures. 
On the subject of electricity and magnetism, the speaker said it 
was now known that all matter was made ор of small electrical 
charges called electrons, and the problem, at present inconceivabie, 
was to tap that source of electricity without going through the 
inefficjent process of conversion into heat. There had béen 
attempte to utilise the energy of coal to obtain electricity, and 
the science of electro-chemistry was gradually indicating the 
possible lines of attack. If we could obtain electricity at high 
pressure from the energy of coal, oil, or aloohol without burning, 
ап immente advance would be made. The problem of obtaining 
power from atomic matter had been before the scientific public for 
the last few years, but no lines of advance had yet opened out; a 
method as likely to be successful as any would, perhaps, be to tap 
tlie energy contained in the construction of the electrons them- 
selves. If they considered them as permanent strain centres in 
the ether, nothing could be done, but if as was remotely possible 
electroná.oould be annihilated, the energy liberated would be 
enormous, For example, the electron waa a strain centre like a 
knot, and when combined with an electron of opposite sign formed 
a closed system of kinks. It was just possible that, in the same 
way as one could cause а kink in india-rubbar to straighten out flat 
by throwing it violently on the floor, one might be able to break 
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up the eleotrical structure by violent oollisions with & consequent 
liberation of energy. The amount of power realised would make 
up for the amount of power required to obtain it. That was the 
merest speculation ; he thought, however, that it was much more 
likely that they would be able to tap the energy contained in 
atomic structure than in the electrons of which it was made, yet 
neither source was beyond the realm of possibility. 


Birmiagham aad District Electric Clab.—At the meeting of 
the Club, on October 9th, a paper was read by Е. 8. J. Pile, M.A., 
member, on Thermo-Electrio Currents as Applied to Pyrometry.” 
It dealt with the early difficulties enoountered both with the 
thermo-coup:es and with the indicating and recording instruments, 
and gave full descriptions of the most recent devices, dealing 
specially with the compensating arrangements at the cold junobion 
of the couple, and with the latest contrivances for preventing zero 
creep in the micro-voltmeter. The lecturer was ably ausisted: by 
Mr. Stone, who is the inventor of many of the special appliances 
used in modern pyrometry. The lecture was illustrated by a full 
range of couples and indicating and recording instrumenta of the 
latest types, and was much enjoyed by a very appreciative 
audience. AA LP AE 

Manchester Association of Engineers; —Tho inaugural meeting 
of the session took place on Saturday last. In the afternoon 
upwards of 30) members had the opportunity of viewing the 
extensive works of Messrs. Sir W. С. Armstrong, Whitworth and 
Co. Ltd. at Openshaw. The evening meeting was held at the 
Memorial Hall, to which place the Association has moved in view 
of the extraordinary increase in membership. The chair was 
occupied by the President, Mr, Henry Pilling, M.B.E. The Con- 
stantine Gold Medal was presented to Mr. Pilling by Mr. 
Harold F. Massey, ex-President, for his able paper on Uniflow 
Steam Engines.’ The Butterworth“ Medal was awarded to 
Mr. George E. Windeler for his contributions to discussions durin 
the past session. Subsequently the President delivered | 
inaugural address, the main theme of which was the desirahility 
of the Association paying more systematic attention to the rising 
young men in the engineering industry of Manchester, with the 
hope that it would make greater efforts in this direction than in 


the past. 


Glasgow Corporation Electricity Department Engineering 
Soclety.—The Society commenced ita winter session on the 4th inst., 
at the head offices, Waterloo Street. The Society is entering on 
the fourth year of its activities, and has now а membership of 
over 400. Mr. R. B. Mitchell, engineer and manager of the depart- 
ment, in delivering his presidential address, dealt with the present 
outlook in electrical engineering, with special reference to elec- 
tricity supply undertakings. After mentioning thé lessons gained 
from the war in the way of standardisation of plint and apparatus, 
he referred to the question of industrial fatigua and schemes for 
the welfare of employés. Dealing with electrically-propelled 
commercial vehicles, he said that the present high price for petrol 
made this a unique opportunity for the electrical engineer 
developing the use of such vehicles, and pointed out that electric 
passenger-carrying vehicles had not been used to any extent in 
this country, although they were widely used in America and on 
the Continent. Mr. Mitchell said that the new system evolved by 
a Rumanian, M. Constantinescu, for the transmission of mechanical 
energy by vibrations was destined to play a great part in the 
development of industry, and the applications would in some cases 
supplant transmission of energy by electricity. He thought that 
while this new system might not benefit the manufacturers of 
electric motors, it would ultimately be of benefit to electric supply 
undertakings. 

Institution of Electrical Engineers (Bast Midland Sub-Centre). 
—The opening meeting of the session, 1920-21, will be held at the 
Technical College, Loughborough, on Tuesday, October 19th, at 
6.45 p.m., when ап address will be delivered by the chairman, 
Mr. F. S. Grogan. TL. 

Edinburgh Electrical Society.—On Friday last, Mr. Stark 
delivered a leoture on “The Electric Equipment of a Modern 
Battleship,” to a large attendance of the membors. Special 
attention was given to the electrical gear for fire control and 
navigation purposes. 


Mr. Macintosh, the chairman, expressed satisfaction with the 


considerable number of new members who were coming forward to 
join the society, and announced that the next meeting. would take 
place at the offices of The Scotsman on Thursday, the 21st inst. 
at 7.90 p.m. т ; 97 
Warriagton Electrical Society.— This Society held its first regular 
meeting of the session on the 8th inst. 
Corporation electrical engineer, was in the chair, and addressed a 
large audience, Mr. Evans, of St. Helens Cable and Rubber Oo., 
Ltd., and Mr. Smith, local chairman of the E.T.U., moved: and 
seconded a vote of thanks to the chairman. The rest of the 
evening was devoted to impromptu discussions by Mr. Robertson on 
the fixing of switch and ceiling-rose blocks, and by Mr. Senior on 
the correct way to fix electrical tubing. Meetings will take place 
on the second and fourth Fridays in each month, in the Teohnical 
Schools. i 
The Faraday Society aud the Physical Society of London, — 
For the convenience of those attending the general discussion on 
“ Colloids,” on October 25th, it has been arranged to hold a dinner 
at the Hotel Victoria, Northumberland Avenue, at 6.30 p.m. sharp, 
between the afternoon and evening sessions. The price per head 
will be 12s., payment to be made at the dinner. As the arrange- 
menta only hold good if а sufficient response is received from those 
attending the meeting, the secretary, Mr. F. 8. Spiers, will be 
glad to know, not later than October 18th, whether he may reserve 
places for them, | "Qu c ov. 


+ 
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OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whather connected with the 
technical or the commercial side of the profession and industry, 
also electrio tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


At a meeting of the Stockton-on-Tees Town Council on 5th inst., 
it was reported that a letter had been received from the. hon. 
secretary to the Associated Municipal Electrical Engineers with 
reference to the salary of the Council's chief electrical engineer, 
Mr. J. J. SMITH, and that it had been decided not to accede to the 
application, but to recommend to the full Council in committee 
that the salary of the engineer should be increased to £600 per 
annum, such sum not to inolude the existing bonuses, the bonus 
under consideration (whether granted or not) and all future 
bonuses. 

MAJOR H.J. DE Courcy Moore, who is one of the candidates for 
the City of London Aldermanic vacancy, and will seek election 
to the office of Sheriff next year, is & Fellow of the Institute 
of Chartered Accountants, and chairman of Messrs. T. Clarke 
and Oo., Ltd., electrical contractors. 

Canterbury Town Council has increased the salary of the chief 
electrical engineer from £575 to £640 per annum, as from 
April 1st last. , 

Mr. JoHN О. WILLIAMS and Мв. G. B. JACKSON have been 
appointed in & temporary capacity by the Liverpool Electrical 
рта and Lighting Committee as assistant inspectors of instal- 
lations. 

Мв. MEADE, who has consented to nomination as Mayor of 
Stafford, though formerly in the electrical industry, is now engaged 
in motor production, &c. He took his electrical degree at Finsbury 
College, was a pupil of Messrs. R. A. Scott & Co., and subsequently 
he was associated with the Planet Eleotrical Engineering Co., and 
the British Aluminium Co., whose electrical equipment at their 
mills at Stoke-on-Trent he supervised. Later he was, for 12 years, 
chief engineer of the Stafford Corporation Electricity Works. 

The Morley Town Council has advanced the salaries of leading 
officials, including that of tlie borough electrical engineer, from 
£438 to £500 per year. 

Mr. Н. BRAMALD, electrician at the Origglestone Colliery 
Yorkshire, for the past eight years, has been presented by his 
colleagues of the colliery electrical department with a fountain pen 
and а set of brushes, on his leaving to take up а position at 
Sheffield. 

We understand that MR. С. Watson, M. Inst. C. E., M. I. Mech. E., 
has now ceased to represent the New Destructor Co., Ltd., and that 
he is carrying on his practice as a civil and mechanical engineer at 
the same address as before, viz, Walter House, Bedford Street, 
Strand, London, W.C. 2. His large experience in oonnection with 
refuse disposal, and also furnaces and boilers for steam raising 
from low-grade fuel will, therefore, still be available, either to 
contractors for, or users of, such plant. 

St. Annes Council has appointed MR. Н. W. LAINxd as the 
manager of Blackpool, St. Annes, and Lytham tramway, as from 
November 1st, when the line ſbeoomes the property of the Council. 
Mr. Laing is the present manager under the private company. 

Wolverhampton Town Oouncil has decided to retain the services 
of Mr. DuDGEON, line superintendent of the Birmingham Corpora- 
tion tramways. to assist the tramway manager and engineer in 
carrying into effect the conversion from the Lorain surface contact 
to the overhead tramway system, at a fee of £210, plus out-of 
pocket expenses. 

The Times states that Mr. L. С. KILLBY, superintendent of the 
Department of Technology, City and Guilds of London Institute, 
has been appointed secretary to the Empire Cotton-Growing 
Committee. 

Mr. R. G. RAWKINS, manager and secretary of the Notting Hill 
Electric Lighting Co., Ltd., has been nominated by his colleagues 
as Mayor of Windsor for the coming year, and it is expected that 
the nomination will receive the unanimous support of the newly- 
elected members on November 9th. Councillor Rawkins has been a 
valued member of the Council for 11 years, and for some time past 
has acted as chairman of the Finance Committee. 


Obituary.—_ Mn. GEORGE TANGYE.—We regret to record the 
death which occurred on October 8th, at the age of 85 years, of 
Mr. George Tangye. He was one of the several brothers who 
launched the celebrated business at Birmingham which still bears 
their name, Mr. George Tangye was chiefly identified with the 
business side of the concern. 

Mr. HENRY STEEL.—We regret to record the sudden death of 
Mr. Henry Steel, chairman of Steel, Peech & Tozer, Ltd., of 
Rotherham, and of the United Steel Companies, Ltd. 

Mr. A. CAMERON.—The death took place at 78, Grange Loon, 
Edinburgh, on October 5th, of Mr. Alexandsr Cameron, late 
superintendent, Eastern Extension Telegraph Co., Penang. 

Mr. G. W. GILES.—The death occurred at Fribourg (Switzerland) 
on August 14th, of George Washington Giles, who had just com- 
pleted his 54th year. He was a director of the Société Générale 
des Condensateurs Electriques at Fribourg. By his inventions and 
studies he did much to improve the protection of networks from 
over voltage, the electric valve which bears his name being in 
common use for the protection of alternators and underground 
net works. 

SIR JOHN MCLAREN.— On October 12th Sir John McLaren, head 
of the firm of Messrs. J. & Н. McLaren, engineers, of Hunslet, died 
at the age of 70 years. 


Wills, —The late PROF. JOHN PERRY, F.R.S., left £10,348. 


NEW COMPANIES REGISTERED. 


B. M. C., Ltd. (170,661). Private company. Registered 
October 6th. Capital, 21,000 in EI shares. To carry оп the business of 
electricians, motor and mechanical engineers, manufacturers and workers of 
and dealers in electricity, &c. The subscribers (each with 250 shares) are: 
К. О. Bird, 3, Nicholson Road, Addiscombe, Croydon, Surrey, manufacturer; 
Р. W. J. Collin, 37. Farnley Road, South Norwood, S.E.25, import agent. 
First directors not named. Registered office: Arcadia Works, Grant Road, 
Croydon. 


Fryer & Hartley, Ltd. (170,681).—Private company. Re- 
gistered October 7th. Capital, £8,000 in 21 shares. То acquire the business 
carried on by T. Fryer and T. Hartley at Slack Street, Rochdale, as ** Fryer 
& Hartley," and to carry on the business of electricians, mechanical engineers 
and manufacturers, too] makers, &c. The first directors are: T. Fryer, 50, 
Molyneux Street, Rochdale; T. Hartley, 5, Minerva Terrace, Littleborough: 
P. Ogden, Hillcrest, Spotland, Rochdale; L. Wolstenholme. 20, Meanwood 
Brow, Rooley Moor Road, Rochdale. Secretary: P. Ogden. Registered office : 
Slack Street, Rochdale. 


Electric Car and Accessories Co., Ltd. (170,569).—Private 
company. Registered October Ist. Capital, £2,000 in 21 shares. To carry on 
the business of manufacturers of and dealers in electrical motor vehicles, 
trucks, tractors and locomotives, electricians, electric motor, mechanical and 
general engineers, manufacturers of electrical accessories, &c. The subscribers 
(each with one share) are: C. Macaskie, 24a, Castletown Road, W.14. elec- 
trical engineer; L. D. Francois, 118, Ritherdon Road, Balham, S.W.17, 
electrical engineer. C. Macaskie is permanent governing director and chair- 
man. Solicitor: J. E. M. Crowther, 23, Abingdon Street, Westminster. 


Craven and District Private Telephone and Electric Co., 


Ltd. (170,536).—Private company. Registered September 
30th. Capital, £4.000 in £1 shares. To take over from J. Banks and J. Н. 


Oxley the business carried on at Keighley Road, Skipton. Yorks., as the 


* Craven and District Private Telephone and Electric Co." The first directors 
are: J. Banks, 14, Romille Street, Skipton; J. H. Oxley, 37, Bright Street, 
Skipton (both permanent, subject to holding £500 shares). Secretary: F. W. 
Beard. Registered office: Keighley Road, Skipton, Yorks. 

Ltd. 


Birmingham and Staffordshire Electrical Co., 
(170,662).—Private company. Registered October 6th. Capital, £3,000 in £1 
shares (1,000 founders). To carry on the business of electricians, mechanical 
engineers, manufacturers and workers of and dealers in electricity, &c. The 
subscribers (cach with one ordinary share) are: A. E. Legg. 4, Dogfield 
Street, Cardiff, cashier; C. Н. Moore, 31, Denton Road, Cardiff, clerk. The 
first directors are to be appointed by the subscribers, Registercd office: Post 
Office Buildings, Samuel Street, Bloxwich, Staffs, 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Everett, Edgcumbe & Co., Ltd.—Return dated July 5th, 
1920. Capital, £45,000 in £1 shares (5,000 6 per cent. cumulative preference, 
39,997 ordinary, and 3 A). 3,300 preference, 26,683 ordinary, and 3 A. 
shares taken up. £12,470 paid. £17,516 paid. Mortgages and charges, nil. 


W. J. Jenkins & Co., Ltd.—Debenture dated September 
15th, 1920, to secure all moneys due or to become due from company to 
National Provincial and Union Bank of England, Ltd., charged on company's 
undertaking and property, present and futurc, including uncalled capital. 


Lester & Browne (London), Ltd.—Particulars of 2500 
debentures authorised September 20th, 1920, present issue £200, charged on the 
company's undertaking and property, present and future, including uncalled 
capital. : 


Ingleby & Co., Ltd.—Particulars of £12,000 debentures 
authorised July 22nd, 1920, whole amount issued: charged on the company's 
undertaking and property, present and future, including uncalled capital. 
Satisfaction in full on September 20th, 1920, of debentures dated September 
13th, 1911, sgcuring £2,000. 


Dawlish Electric Light and Power Co., Ltd.—Second 
mortgage debenture dated September 24th, 1920, to secure £2,000 charyed on 
the company’s undertaking and property, present and future, including uncalled 
capital. Holders: J. M. Houghton, 3, The Strand, Dawlish, and W. H. 


Gillett, 39, Threadnedle Street, Е.С. 
Borland Hagedorn & Co., Ltd.—F. J. Stafford, of 75a, 


Belsize Park Gardens, Hampstead, N.W., ccased to act as receiver or manager 
on February 2nd, 1920. 
uly 23rd, 


Bar Meter Co., Ltd. (99,327).—Return dated 

1920. Capital, £20,000 in £1 shares (12,000 preference and 8, ordinary). 
10,683 preference and 8,000 ordinary taken up. £8,118 paid (being £1 per 
share on 423 and Lis. per share on 10,260 shares, all preferred). £8,000 con- 
sidered as paid on 8,000 ordinary shares. Mortgages and charges, nil. 


Wardle Engineering Co.. Ltd. (102,714).—Return dated 
August 3lst, 1990 (filed September 6th). Capital, £7,000 in £1 shares (5,000 
ordinary and 2.000 preference). 4,320 ordinary and 2,000 preference shares 
taken up. £6,120 paid. £200 considered as paid. Mortgages and charges, nil. 


United Electric Car Co., Ltd.—Return dated March 18th, 
1920. Capital, £300,000 in £l shares (150,000 ordinary and 150,000 prefer- 
ence). 150,000 ordinary and 100,000 preference taken up. £250,000 paid. Mort- 
gages and charges, nil. 

Electrical Appliances (Blackpool), Ltd.—Mortgage dated 
September 17th, 1920, to secure £2,450: charged on 5, Bloomfield Road, 
Blackpool. Holders: Mrs. E. Chadwick, The Gables, Park Road, Thornton- 
le-Fylde; and Mrs. M. Sharples, “ The Uplands,” Hardhorn, Poulton-le-F*ld«. 


Telephone Manufacturing Co., Ltd.—Satisfaction in full 
on August 24th, 1920, of debentures dated October 8th, 1920, securing £20,000. 


Fors Accumulator Foreign Patents, Ltd. (108,151).— 
Return dated January llth (filed September 8th, 1920). Capital, £3.000 in £1 
shares (952 preference and 2,048 ordinary), 584 preference and 2,048 ordinary 
shares taken up. £132 paid. £2,500 considered as paid. Mortgages and 
charges, £125. 


Christy Brothers & Co., Ltd. (90,039).—Return dated 
November 21st, 1919 (filed August 3rd, 1920). Capital, £22,000 in El shares 
(14.000 ordinary, 8.000 deferred, and 5.000 7 per cent. cumulative preference). 
10.537 ordinary, 3,000 deferred, and 250 preference shares taken up. £4,687 
paid. £9,100 considered as paid. Mortgages and charges, £4,600. 

Cecil Hodges & Co., Ltd.—Satisfaction to the extent of 
£250 on March 20th and £50 on May 10th, 1920, of mortgage debentures 
dated March Ist, 1910, securing £500. 
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CITY NOTES. 


The twenty-third ordinary general meet- 

Auckland Electric ing was held at the Electrical Federation 
Tramways Offices, Kingsway, on October 6th, the 
Co., Ltd. Chairman, Mr. C. G. Tegetmeier, presid- 
ing. The directors' report and statement 

of accounts (briefly noticed in the ELECTRICAL Review of Octo- 
ber 8th, p. 471) were unanimously adopted. The Chairman, 
referring to the purchase of the Auckland Corporation tram- 
way undertaking, said it was а matter for congratulation on 
both sides that a transaction of such а magnitude had been 
carried through successfully. There was a desire among 
some of the New Zealand shareholders that the Corporation 
Debentures should be distributed among the shareholders, but 
there were many objections to this course. Every favourable 
opportunity of disposing of the Corporation Debentures in 
New Zealand was being taken, and the proceeds were being 
invested on this side. In order to effect sales in a com- 
petitive market it had been found necessary to reduce the 
price of the debentures to £90 per cent., but £75,300 had been 
disposed of at an average price of £92 per cent. The policy 
that was being pursued by the board was, in effect, the 
liquidation of the company at the time and in the manner 
likely to produce the best results. The position shown by the 
accounts indicated that in the continuance of this policy the 
present dividend of 64 per cent. on ordinary shares could be 
maintained, and that in view of all circumstances the present- 
time did not present a favourable opportunity of winding up 
the company. Messrs. Horton and Leys as New Zealand share- 


holders expressed their approval of the company’s policy with 
1 55 to the realisation of the Auckland Corporation deben- 
ures. 


Direct United 
States Cable 
Co., Ltd. 


The accounts for the year ended March, 
1920, were delayed pending the conclusion 
of negotiations referred to below. The total 
income was £55,999, but in view of the 
heavy expense of maintaining the cables 
and the necessity of providing for the costs of the action 
against the Western Union Telegraph Co., the directors are 
unable to recommend the payment of any dividend for the 
period covered by the accounts. They have, however, declared 
a dividend at the rate of 4 per cent. per anum for the six 
months ending September 30th, 1920. 'The cost of maintain- 
ing the cables for the year amounted to £89,210, out of which 
£62,590 represented the cost of the Faraday expedition to 
repair the main cable in Mav, June and July, 1919. In recog- 
nition of services rendered as manager and secretary, the 
directors have elected Mr. W. Miles, O.B.E., to a seat on the 
board. In a circular accompanying the report the directors 
report that the negotiations have been brought to a successful 
conclusion. | 


When the High Court gave a decision adverse to this company іп its action 
agains: the Western Union Co. an appeal was at once entered, but this was 
stayed by mutual consent with a view to some arrangement being arrived at 
between the two companies for a continuance of the lease. The directors 
regret that these efforts were not successful, the ultimate proposals of the 
Western Union Co. being of such a nature as to preclude the board from 
recommending their consideration bv the shareholders. 

An offer has, however, been received from Н.М. Government for the pur- 
chase of the company's cable as laid, its properties, equipment and stock 
cable, which offer will be submitted at the meeting on October 19th. 

The directors recommend the shareholders to sanction the acceptance of this 
offer, which they estimate will, after discharging the company's liabilities, 
permit of a payment being eventually made to the shareholders of at least 
£6 per share. 

The board believe that the income to be derived from the existing securities 
and the interest upon the purchase consideration to be received from the 
Government will permit of the pavment of a dividend of about 4 per cent. per 
annum until the company is finally dissolved. 

The directors desire to express their sympathy with the «shareholders. in the 
difficult conditions they have been called upon to face during the past 
eighteen months, and to congratulate them upon what they feel must Бе 
regarded as a satisfactory termination of a trying period of suspense. 


The Société des Porcelaines et Appareil- 
lages Electriques Grammont reports gross 
profits of 2,089,000 fr. for 1919-20, as com- 
pared with 1.508,000 fr. in the preceding 
year, and net profits of 430,000 fr. and 267,000 fr. in the two 
years respectively. It is intended to pay a dividend at the 
rate of 10 fr. per share, as against 8.50 fr. in 1918-19. At a 
recent extraordinarv meeting it was decided to increase the 
share capital by 2,500,000 fr. so as to provide for the develop- 
ment of business resulting from the acquisition of the 
Radiquet works for the production of porcelain for electrical 
purposes. 

The Société La Maison Breguet, reporting on the year 
` 1919-90, states that although the orders were abundant, the 
turnover was materially reduced owing to difficulties in con- 
nection with transport, the scarcitv of coal and of other 
raw materials, strikes and increases in wages. Nevertheless, 
conditions were now tending in the direction of becoming 
normal. Large orders had been received for the reconstruc- 
tion of the devastated districts, but the provisional workshops 
erected at Faris would be unable to meet the requirements 
for electrical plant. As a consequence the directors had con- 


French 
Companies. 


centrated their efforts on the reconstruction of the works at 
Douai. ‘The installations at the works of Deville-les-Rouen 
were now completed, and the works was able to undertake 
manufacturing. On the other hand, arrangements had been 
concluded which wouid provide for the Paris shops regular 
orders intended to replace those tor electrical plant when the 
production of the latter had been transferred to Douai. The 
net protits earned in 1919-20 amount to 1,605,000 fr., as com- 
pared with 2,045,000 fr. in the preceding year, and a dividend 
at the rate ot 50 fr. per share has been declared as in 1918-19. 
. The new issue having been fully subscribed, the capital of 
this company is now 5,000,000) fr.—that is, exactly doubled. 

Appareitlage Electrique Grivcolas.—1he accounts of this com- 
pany for the working year 1919-20 show a net profit of 
982,285 fr., against (94,4160 fr. in 1918-19. It is proposed to 
pay a dividend of 10 fr. on each fully paid up share, which is 
the same as the foregoing year's dividend. ln addition, from 
the sum of 162,500 fr., being the premium realised on the new 
issue of shares, 1t has been decided to set apart 106,940 fr. as 
dividend on the 2,135,500 fr. new capital lately raised. 

Société Nantaise d'Eclairage et de Force par l Electricité.— 
The shareholders have authorised the management to create 
100,000 new shares, the issue to be inade in one or more opera- 
tions, as deemed suitable. The capital will thus be raised to 


40,000,000 fr. 
The Wolfram Lampen A.G., of Augs- 
German burg, reports that the deficit of 261,000 
Companies. marks in 1918-19 increased to 506, 000 marks 


in 1919-29. The factory is still in operation, 
although the lease expired at the end of 1919. 

The directors of the Aubelwerk Rheydt A.G., of Rheydt, re- 
commend a dividend for 1919-20 at the rate of 30 per cent. and 
a bonus of 100 marks per share, as contrasted with a rate of 
30 per cent. in the preceding year. 

The Wothan Werke A.G., of Leipsig, proposes to pay a divi- 
dend at the rate of 15 per cent. and а bonus of 250 marks per 
share for 1919-20, as compared with 15 per cent. and 150 marks 
respectively in the previous year. The share capital is to be 
increased from 2,600,000 to 6,600,000 marks. 

The Brandenburg Carbid und Elektrizitats Werke, A.G., of 
Berlin, after writing off 800,000 marks for depreciation in 
1919-20 as against 200,000 marks in the previous year, reports 
net profits of 325,000 marks as compared with 322,000 marks 
in 1918-19. It is proposed to pay а dividend at the rate of 
7 per cent., as in the preceding year. The report states that 
no material change took place in the carbide branch, and 
the production had to be delivered to the State distributing 
department. It was not possible for the Steinbusch works 
to resume the manufacture of carbide, as contracts for the 
supply of energy had first to be satisfied. The Muhlthal works 
passed into the possession of Poland. 


Electrolytic Zinc Co. of Australasia, Ltd.—Shareholders in 
Amalgamated Zinc (De Bavays), the Zinc Corporation, Broken 
Hill South, the Mount Read and Rosebery Mines, North 
Broken ПШ, Tasmanian Copper Company and the Mount 
Lyell Mining and Railway Company are invited to apply for 
shares in proportion to their holdings in the Electrolytic Zinc 
Company of Australasia, Ltd., on terms of the prospectus of 
that company, copies of which have been posted to the share- 
holders concerned. 'lhe issue consists of 1,100,000 cumulative 
participating preference shares of £l each, such shares being 
preferential as to capital and as to dividends to the extent of 
8 per cent. per annum cumulative, in addition to which they 
will rank, pari passu, with the ordinary shares in any further 
dividend distribution after 8 per cent. per annum has been 
paid on such ordinary shares. "The issue 18 being made mainly 
in order to provide funds for the completion of the company's 
works at Risdon, Tasmania.—Financier. 


Stothert & Pitt, Ltd.—Mr. Walter Pitt, M.Inst.C.E., pre- 


‘siding at the annual general meeting at Bath on September 


30th, announced a final dividend of 74 per cent., making a 
total of 124 per cent. for the year, free of tax, being similar 
{о the previous year's dividend. The Chairman stated that 
there was a large number of orders in hand, and indications 
of an early revival of harbour and port construction in all 
parts of the world. The whole of the share capital of the 
old firm of Torrance & Sons, Ltd., recently liquidated and 
reconstructed, was held by Stothert & Pitt, Ltd., and the 
boards of directors of the two companies were identical. The 
Bitton works were full of orders and the results very satis- 
factory. The retiring directors were re-elected. as also were 
Messrs. Tribe, Clarke, Painter, Darton & Co., the auditors. 


Oldham, Ashton & Hyde Tramways Co., Ltd.—The ar- 
bitration respecting the decision of local authorities to pur- 
chase the undertaking has resulted in the purchase of the 
same for £142,174. The directors state that there will be a 
surplus available for both classes of shareholders after repay- 
ment of the capital.—Financial Times. 


Oriental "Telephone & Electric Co., Ltd.—Interim divi- 
dends of 3 per cent. on the 6 per cent, cumulative preference 
shares, less tax, and of 4 per cent. on the ordinary shares, 
free of tax. | ; 
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‘Stock Exchange Notices.—Application has been made to 
the Committee to appoint special settling days in the follow- 


ing :— 

Para Telephone Co. n Ltd.— 60,000 Ordinary shares of £1 
each, fully paid (Nos. 1 to 60,000). . 

The Committee has been asked to allow the following to 
be officially' quoted :— 

Indian Blectrio Supply & Traction Co., Ltd.— 190,000 7 per 
eent.. non-oumulative (convertible) preference shares of £1 
each, fully paid (Nos. 1 to 120,000). 

Montreal Light, Heat & Power Consolidated. —648, 719 Bhares 
of 100 dols. each, in lieu of the shares of the Montreal Light, 
Heat & Power Co. 


Parsons Marine Steam Turbine Co., Ltd.— Balance divi- 
dend of 15 per cent. recommended, making 25 per cent., tax 
free; £21,096 to be carried forward. Work has been consider- 
ably delayed - owing to the great difficulty in obtaining 
deliveries of castings, due to the late moulders’ strike. 


Electric Supply Corporation, Ltd.—The ro earnings 
for 1919 amounted to £60,085, an increase of £8,707 upon the 
previous year. The sum taken into net revenue account 
amounts to £13,519. After paying interest upon debenture 
stock and actual cost of year’s repuirs and renewals, there is, 
including the balance brought forward, a surplus of £3,621. 
The directors propose to place £3,000 to reserve fund and to 
carry forward £621.—Financial Times. . | 


Fellows Magneto Co., Ltd.—Interim dividend at thes rate 
of 25 per cent. per annum, less tax, on the ordinary shares for 
half-year ended June Zoch, 1920. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


Тнв uncertainty produced in business circles by the coal 
trouble is making itself evident amongst a number of in- 
dustrial shares. People are afraid to launch out, however 
mildly, and cancellation of contracts bas become common in 
many trades. Manufacturers, wholesale houses, and retailers 
are all beset by the same conditions. Men say frankly that 
they cannot tell how they stand, in view of the outlook. In- 
dustrial shares are therefore disposed to weaken. New issues 
continue to make their appearance, and so tempting are the 
terms offered on apparently good security that existing stocks 
and shares are naturally left on one side by the investor 
attracted by the later comers. 

.- British Aluminium ordinary have gone back to а pound, 
and. Edisons: are about the same price, though nominally 
20s. 6d. General Electric ordinary have shed 1s. and Siemens 
6d., while in the prior-charge stocks, Edison б per cent. 
debenture is 2 down at 764, stock having changed hands at 
T5. English Electrics at 18s. 6d. and the preference 15s., busi- 
ness being recorded this week at 18s. and 14s. 104d. respec- 
tively. . Vickers and Armstrongs are both about 22s. 3d. The 
only apr ovement ‘m this group is another 1/16 rise in 
Callender's. 

Shareholders in the Direct United States Cable Co. have 
this week received a pleasant surprise in the official intimation 
that an offer for the whole undertaking—apart from the 
reserve fund—has been received from the Government. The 
present quotation is 53-6, although the market estimates work 
out the offer as being worth from 64 to 64. Shares changed 
hands on Monday at 6. 'The first impression in the Stock 
Exchange 1s that the offer 1s a good one, and that shareholders 
should not fail to take advantage of it. For the price to 
remain below 6 is taken as evidence of willingness to secure 
their profits by people who bought more cheaply. 

Cable shares otherwise are marked by no 9 feature. 
Cuba Submarines are lower at 7. Marconis have gone back 
to 24 for want of interest in speculative shares. Globe prefer- 
ence recovered to 81. | 

Five points rise has lifted the income bonds of the Under- 
ground Electric Railways to 714. 'The £10 shares have gone 
up 10s. to 2$, and the shilling shares are 1s, higher at 7s. 6d. 
Without а doubt, the advance is due to realisation of the differ- 
ence to the companies which the fare-raising will mean, as 
pointed out here many times. Districts have risen to 194; on 
the eve of war they stood at 213. Metropolitan Consolidated 
is unchanged at 214. In caustic explanation of Mets.” being 
only 2 higher than Districts, & Stock Exchange cynic observed 
that the latter, having received no dividend for 38 years, 
ought really to stand above the steady dividend-paying Metro- 
politan stock. London and Suburban preference at 3s. 6d. are 
better, and a little business has been done this week in 
London United Tramways 4 per cent. debenture stock on the 
basis of 334. London General Omnibus 4j per cent. first 
debenture stock is about 66, and the company's 6 per cent. 
cumulative income debenture stock changed hands on. Monday 


at 563. The latter does not look dear, although the name of 
the security—cumulative income debenture—might austerely 
be described as a contradiction in terms. London Electric 
4 per cent. preference has advanced to 46. 

The Lancashire Electric Power Co. recently asked a loan of 
£700,000 from the Manchester Corporation for certain exten- 
sion ‘works, and the proposal was at first refused. On second 
thoughts, however, the Finance Committee of Manchester has 
agreed to Ше scheme, being urged thereto by the request of 
the Manchester Corporation that the matter should be re- 
considered. The reasons for this change of front make interest- 
ing reading in the report issued by the Finance Committee. 
Ev idently a weighty point is the fact that, in agreeing to the 
company's request, Manchester will be keeping its place as the 
chief authority in the Government's scheme for South-East 
Lancashire. . 

Several electricity supply shares are harder. Rises of $ have 
been secured by Chelseas, South Londons, and Metropolitans. 
On the other hand, South Metropolitan 7 per cent. preference 
have given way to 16s. 9d., with business marked as low as 
15з. The earlier voting of the miners does not encourage the 
idea that the men are eager to prove their readiness to їп. 
crease the output of coal in return for-higher wages. This 
consideration acts as à dead-weight upon the markets in iron, 
coal, and allied shares. The rubber market is flat in conse- 
quence of financial difficulties that have overtaken certain 
houses in Amsterdam known to be liberally stocked with raw 
rubber. Indeed, the troubles attendant upon gambling all 
round in such commodities ав rubber, oil, and sugar are having 
a decidedly unfavourable influence over financial engagements 
far removed from the immediate causes of the slump that ia 
sun the Stock Exchange markets. Nx 
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1918. 1919. 1990. Rise or fall, 
Brompton Ordinary e өе ec 8 13 — 49 18 € 
Charing Crosr Ordinary T 1 — 16 1$ 6 
do. do. do. 43 Pret... 4 à = 8 8 8 
Chelsea . ee ee eo oe 8 é +4 y 15 6 
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Eastern Hxtensiox — * ee 8 10 157 — *8 18 ( 
Eastern Tel. Ord. ee ee 8 10 : 149) ? — 6 14 6 
Globe Tel, and T. Ord. өө TT 8 19 16 — *8 18 0 
do. do. Pref .. өө 8 6 +3 455 
шм Northern Tel, ee ee + T — — E. : - 
In ee ее ee ee — 
Marconi ee ее ee 26 9$ 84 — è 9 1 10 
Oriental Tel e Ота, ee ee 10 18 4 ===, 418 4 
United В. Pia: Tel. ee өө 8 8 А — N 8 @ 
West Indis and Panama ie нп — ин 
Western Telegraph.. .. ae 10 14 ха == 06 16 4 
Hous Bars. : | 
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Metropolitan ee ee ee i it -— 6 18 8 
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Under oun кв е T t 
до, ип ип 76 tj ип 
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60 d Pref, .. Nil xi — - NB 
Brazil Traction NII М «8 + . Nil 
Bombay Electric Pref.  .. ee 6. 6 19 om 416 0 
British Columbia Elec, Bly. Ptoe. 6 8 54 — 9 53 
do. o. errred E. 8 50 — 6 7 5 
do. do,  Deferred B 50 — © 7 8 
0. 0. eb. ee d E — 7 19 0 
Mexico Trams 5 per cent. Bonds.. N 414 — ип 
do. 6 т cent. Bonds.. Na Nu м e. Nu 
Mexican Light Common. Nil Nn 15 +1 Nn 
do. t. eo eo ип NU 27$ — ип 
Manvracrunme OONPARIBS. X 
Babcock & Wiloor .. .. . 15 15 s — 6 8 0 
British Aluminium Ord, .. өө 10 — 10 0 0 
Oallenders oe ee. ee „ 36 15 Ira + à 20 8 8 
Pref, .. " oo 63 8 18/9 — 618 8 
Oastner- Kellner эе ee ee 90 17 8 — & 18 4 
Orompton Ord. s i» eo 10 10 11/6 — 11 8 6 
Bdison-Swan, "А " s ee 10 10 90/6 — 915 3 
do. do. 5 per oént. Ded. 6 763 —2 610 9 
Bileotric Construction ee ee 10 10 18/8 — 10 19 9 
Gen. Bleo, Pret, ээ ee 2 64 6% 18/6 — 7 ` @ & 
do. Ord, ` өө oe oe 10 10 277. . - 1/- 97 8 $ 
Henley ee ee Т; eo ee 96 16 3 18 — 9 « | 
do, 4“ eo ee eo ee à L | = 74 0 
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SOME NOTES ОМ METERING DEVICES USED IN CONNECTION WITH TARIFFS 
 PENALISING LOW POWER FACTOR. 


By G. W. STUBBINGS. 


< (Concluded from page 458.) 


The principle of the construction of an induction meter 

which will integrate the product of the voltage into the 
watt less component of the current is much simpler. Con- 
sidering the fundamental equation of a single-phase meter, 
| T = КГУ sin (a — 4), | 

if а be made equal to 0, then 

T = kIv sin 4, neglecting the minus sign. 

All that is required, therefore, in order that a single- 
phase meter shall integrate the wattless component of the 
load, is that the pressure flux shall be in phase with the 
voltage producing it. 

A three-phase meter similarly adjusted will also give a 
true integration of the wattless component of the power. 
To some this may appear self-evident; it is easily 
demonstrated in the following manner: The ordinary 
energy meter hes a torque proportional to the sum of three 
such terms as the average value of v sin p¿ x i sin 
(p 1 — p), 
or to vid, соз $i + un i, COB фз + Us 4, сов ф,. 

Rotation of the voltage vectors through 90? will cause 
the meter to give the sum of three such terms as 
vi cos (ф + 90°), 
or vi i, Sin ф, + v, i; sin ф, + v, i, sin dy 
and the adjustment of the pressure fluxes to phase coincidence 
with the voltages producing them, is plainly equivalent to a 
rotation of the voltage vectors through 90°. 

It has already been stated that the maximum demand in 
K.V.A. i8 assumed to be the square root of the sum of the 
squares of the maximum demands indicated by the energy 
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Fra. 1.—VECTOR DIAGRAM, 


. and wattless component meters. It is not difficult to show 
that this method is not strictly accurate for an unbalanced 
three-phase circuit. 
The power in a three-phase circuit is given by— 
P = 4, 2 COB d, + i, i сов ф, + 1, 7, COB hy 
The wattless component of the load by— 
W = ii u sin ф + i, v, sin , + ista sin ф,. 
The volt-amperes in the circuit are— 
i i ＋ 1, ½ + 1, Vp 
and it is apparent that this last expression is only equal to 
/ (Р? + Ww?) when the current is balanced, and 
$i = фа = d$. 
The power in a three-phase circuit, as given by the speed 
of the meter rotor, can be expressed as— 
P = M cos qd. 
The speed of the wattless component meter will corres- 
pond to — ч 
w = м сов (¢’ — 90°) = M sin 4. 


actually producing it is 80°. 


Whence— V(r? + w?) = M. 

It therefore follows that the value of the K.v.A. obtained 
from the expression /(P? + w?) is not a true one, but is 
the value of the fictitious k. v. A. as indicated by the meter 
described above, with the important difference that the 
error due to cos @ is eliminated, and a correct value of M i8 
obtained at all power factors. 

The circuit illustrated in fig. 1 will afford а numerical 
example of the results deduced above. A wattmeter con- 
nected in phases 2 and 3 will have a rotor speed corres- 
ponding to a value of the pawer given by— 

P v, 1, СОБ (Ф, + 30°) + 913 i, сов (Ф, Е 30°) 
100 x /3 x /2c0o8 75^ + 100 x V3 x 1 x cos 0 
== 236. 


The wattless component of the apparent power, as given 
by a wattless component meter similarly connected, will be— 


100 x y3 x V2 віп 75° + 100 x /8 x 1 x sin 0 
zz 286. 


The value of y (P? + w?) = 236 /2 = 334, the value 
reviously obtained for the fictitious k. v. A., the actual K. v. A. 
in the circuit being 342. 

Wattless component integrating meters are now supplied 
by several firms, including Messrs. Landis & Gyr, Ferranti, 
Ltd., and Ohamberlain & Hookham. In the three-phase meters 
supplied by the first of these firms, the requisite phase angle 
between the pressure flux and the voltage is obtained by 
connecting the pressure coils to different phases of the circuit 
from those used for an energy meter, so that the desired 
phase angle between the pressure flux and the voltage 
The accuracy of this method 
of compensation depends upon the equality of the phase 
voltages. In the three-phase meters supplied by Messrs. 
Ferranti, Ltd., a resistance is used in the pressure circuit, 
and the unavoidable lag of the pressure flux is corrected for 
by arranging for a corresponding lag in the flux produced 
by the current winding with respect to the current pro- 
ducing it. This method obviates the necessity of using an 
artificial voltage for exciting the pressure coil; and, in 
addition, enables meters of the watt less component type to 
be constructed for single-phase circuits. | 

A K. v. A. maximum-demand indicator is shortly to be 
placed on the market by the Aron Electricity Meter, Ltd., 
in which the average K.v.A. over a specified period is 
obtained by mechanically obtaining a value of / (P? + Ww’), 
where P and w arethe average values of the power and 
wattless component respectively over the same period, ав 
given by two meters of the energy and wattless component 
types. Such an instrument will give accurate readings, 
subject to the limitations above referred to, irrespective of 
power-factor variations. Particulars of this ingenious 
device can be obtained by consulting the Patent Specifica- 
tion (No. 130,485, 1919, Messrs. Jepson & Howarth). 

The writer is much indebted to the makers of the meters 
referred to above for the information that they were so good 
as to place at his disposal. : 

An approximate method of obtaining the average power 
factor of а three-phase load, which is based on the assump- 
tion of that load being balanced, consists of the use of two 
single-phase meters for determining the energy consumption. 
With such a combination it is well known that, with a 
balanced load, the following relation is true — 

tan ф = V3 (W, — W,) (W. + W,). 
ф being the angle of lag or lead, and w, and w, being the 
readings of the two wattmeters. This method of determin- 
ing an average power factor has been used to some extent 
in America, and although strictly applicable only to balanced 
circuits, will probably give a fairly approximate value for 
circuits supplying three-phase meters. A graphical 
method of obtaining cos 4, the average power factor, 
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from the values of w, and w,, by the use of a special 

diagram, was given in a recent issue of the Electrical World. 

A useful approximation will, however, enable the power 

factor to be easily calculated from the ratio of. the readings 

' of the two watt-hour meters, and will dispense with the use 

of а special diagram. If the ratio w,/w, be called z, the 
above equation can be put in the form— 

cos ф = (= + 1)[2 V (z? — + 1). 
А portion of the graph of this equation is given in fig. 2, 
and it is at once apparent that the shape of the curve 
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POWER FACTOR. 


RATIO OF WATTMETER READINGS W,/W). 
Ега. 2.—EQUATION GRAPH. 


between the values 2 = 0 and z = 1, is very similar to 
that of a sine curve, and it is easily shown by differentiation 
that the slope of the curve in fig. 2 at the point z = 0, 
cos ф = is the same as that of the equivalent sine curve. 


А very close approximation to the value of cos 4 between 
the values of z is accordingly given by the equation 
cos ф = } (1 + sin 902^) The following table gives 
corresponding values of cos 4 calculated from the two 
expressions, and shows that between cos ¢ = 0°4 and cos 
¢ = 1, the difference between the two values does not 
much exceed 1 per cent. These limits cover the range of 
power factors actually met with, the accuracy of the 
approximation is comparable with that of the metering 
combination, and the formula is much better adapted for 
easy calculation than the correct one. 


ie 4 (1 + sin 907) m Eus EE 
2%, — ae +l We 

0 0'5 E 0:5 

09 .. 0'655 ке 0'655 

04 .. 0:794 КЕ 0:803 

06 .. 0'905 с“ 0'912 

08 ... 0'975 э 0`982 

lO .. 1˙0 25 1:0 

It may be noted that for values of z between 0 and 0:25, 


the approximation sin 0 = 0 leads to the still simpler 
formula cos ф = $ (1 + 2) It is, of course, under- 


stood, that w; is the reading of the meter in the lagging 
phase. 

This method of obtaining an average power factor will 
fail entirely if anything роь an inconsiderable out-of- 
balance exists in the circuit. Returning, for instance, to 


the circuit shown in fig. 1, the value of the power factor 


as given by the above method, will depend upon the phases 
in which the meters are connected. The erroneous values 
во given, are :—For meters in lines 2 and 3, 0°77 ; meter 
in lines 1 and 2, 0:5 ; meters in lines 1 and 3, 0°58; the 
correct value being 0°71. 


ELECTRICITY IN AGRICULTURE. 


Devices for Tapping Overhead Distribution Mains, and Equipment for Electric Ploughing. 


By R. E. 


Кок many years past we have taken every opportunity of 
laying stress upon the technical and economie possibilities Ol 
electricity 1n agriculture. Agriculture 15 adinicteuty the In- 
dustry or primary unportance to the hie of every country, 
and 16 is ше industry ш which machinery and einciency 
have nitnerto received totally Inadequate consideration. Uuri- 
ously enough it is the centralisation of other industries and 
their deveiopment on lines of engineering elliciency which 
have caused the exodus irom country to town, robbing agri- 
culture ot its man power, and making more acute the heed 
for sunullar metuods in agriculture. Duch was the posiuon 
before the“ War, and tne wastage of ап power and tue high 
Wages caused by the latter have made it yet more necessary 
to save time aud manual labour in agricultural operations. 
Whilst the need is more pressing, the opportunity is tor- 
tunately more favourable than ever belore, lor we пауе—ш 
the development of super-power stations and overland trans- 
mission scuemes—the ineans ol furnishing а cheap supply of 
electrical energy in practically any part of the country. 
Lutnculties Which nave otten been mentioned in the past 
still exist, but they are not insuperable. Given the main 
transmission line аз a Necessity, and 5 profitable investment 
lor serving the bulk load of a city or an industrial district, 
. there remains the problem of distributing energy for rural 
purposes in comparatively small quantities and over compara- 
lively long distances. This dithculty appears greater the 
longer one contemplates it, particularly it one is obsessed by 
the idea that a clear prolit must be shown from the first. 
Actually, we believe, the difficulty is one which will disappear 
progressively as the problem 1s tackled. The super-power 
station and national distribution scheme should certainly con- 
template wholesale use of electricity for every possible purpose 
in rural districts—if this be not done it may be difficult, or 
impossible, later to give agricultural supply economically. The 
first developments of rural supply should then be made in 
the most favourable districts, and the educative value of and 
experience gained in these developments would undoubtedly 
lead to others. The question of capital outlay is by no means 
so serious as commonly supposed. Farmers individually or on 
a co-operative basis, are quite well able to contribute а reason- 
able proportion of the capital cost of distribution lines (just 
as they pay for roads), and they will do so readily enough 
when they have been convinced that it is a sound business 
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proposition. Modern electrical safety devices and '' automatic 
reutures ' give а degree of protection. which could be attained 
оу no пишар agency, and wey make possible a sunplitication 
and cheupening оі construction. Which will reduce capital out- 
lay without sacrificing ваіебу. 

A "natural'' dithculty in the way of full utilisation of 
electricity ш agriculture in this country is the small average 
size of larms, and, more especially, the small size and irregular 
shape of Lields. Co-operative working has made rapid strides 
in all branches of industry, and the conditions of modern 
times will torce it upon ayriculturists as well, in the tace of 
no mutter what conservatism. ‘Lhe physical obstruction to 
efficient power ploughing and other machine-farming offered 
by hedges, ditcues, or other barriers between adjoining small 
fields will be swept away when it is realised what waste 18 
involved by their retention. 1t 18 possible to retain the line 
of demarcation between properties, without making it impos- 
sible to work either of them etliciently. 

These introductory remarks outlining basic facts and prin- 
ciples are ollered without apology, because now is undoubtedly 
the time for the agricultural applications of electricity to be 
exploited in earnest. T'he remainder of this article is devoted 
to two technical matters, viz., the safe and economical tapping 
of supply from high-voltage overhead lines, and the use ot 
electrical energy for ploughing, this being the heaviest agricul- 
tural load. There is no dithculty in making a permanent 
tee-connection to an overhead line whatever the voltage 
thereon, but electric ploughing’ and ether field operations 
involve the use of а tapping device, which can be manipulated 
safely by absolutely unskilled labour, as the only alternative 
to a complete network of low-voltage distribution cable, which 
is economically impracticable. 


TIIGH-PRESSURE TAPPINGS FOR FARM SERVICE. 


The distribution of electrical energy for field services—of 
which ploughing is the heaviest duty, the demand being any- 
thing from 50 to 150 H.P.—is effected economically if high- 
pressure overhead lines be employed. A portable transformer 
is used, connection to the distribution line being made by a 
jockey or other connector, and service to the plough or other 
motor being given through an insulated trailing cable. The 
only point at which any difficulty is experienced in securing 
the requisite simplicity and safety is in the connection between 
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the overhead line and the transformer. Generally the trans- 
former is mounted in а covered, wheeled truck, and the high- 
pressure connections are taken out through insulators mounted 
in the roof of the transformer cabin. 

In the Siemens equipment heavily insulated cables are 
passed through the roof insulators, and terminate in bare 
metal rings. The latter are placed (by means of insulating 
poles), on contact hooks which are carried by insulators on 
a pole-bracket, and permanently connected to the overhead 
lines. This system necessitates the transformer wagon being 
placed quite close to & transmission post, and the cost of the 
connections, insulators, and brackets required on the poles is 
disproportionately heavy, compared with the service which 
they render. 

A more economical and flexible systerfi, devised by the 


Societe Générale Agricole, uses a special tapping pole which. 


can be hooked directly on to the line at any desired point. 
Referring to fig. 1, a bamboo rod P is provided at its upper end 
with an insulated hook с, carrying a current-carrying spring 
к, which is connected through a fuse r to а wire passing 
through the centre of the bamboo rod. At the lower end of 
this wire is a terminal connected to the cable B leading to the 
transformer cabin. "The spring R ensures rapid extinction of 
the arc formed when the fuse blows. In order to hook on 
to the line, a pole is inserted in the bell M, which is provided 
with an insulator 1 and mounted on the bamboo rod. 

Both of the above methods have the advantage of being 
rapid in use, but they provide relatively poor contact with the 
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line, and introduce considerable risks both to the network 
and central station, and (which is more serious) to the actual 
user, especially in wet or misty weather, if the line voltage 
be, say, 10,000 volts or higher. Compared with the elaborate 
safeguards provided in central stations and sub-stations— 
which safeguards do not eliminate fatal accidents even amongst 
skilled attendants—the primitive simplicity of jockey connec- 
tions which have been used in electric ploughing service gives 
justification for grave uneasiness. It is true that such con- 
nections have been used for vears past in Germany and 
Italy, but the aim in view is to devise equipment which will 
give a high degree of reliability and safety when used by 
agricultural labourers, from whom it is useless—if not actually 
unreasonable—to expect observation of even the most elemen- 
tary precautions. fo put the matter on no higher plane, 
the progress of electricity in agriculture will be delayed. and 
compromised by even a few accidents. 

Complete security 1s obtained by arranging that the tapping 
connection cannot be made or broken whilst under pressure. 
This condition is fulfilled by equipment devised by M. A. Dela- 
marre, and described by the inventor in а recent issue of the 
Revue Générale de UElectricité. The first set, designed for 

ressures from 12.000 to 15,0) volts or over, comprises a 
5 interrupter and a special type of plug and socket 
connection which can be closed and opened only when the 
interrupter is open. Referring to fig. 2, 4 represents the 
socket of the connector fixed on the post 9 or 3 m. below 
the line conductors, and connected to one of the latter by 
the lead L. A round rod T, mounted rigidly on the operating 
rod of the H.P. interrupter, covers the socket except when 
the isolating switch is open. The porcelain plug B, through 


which passes the conductor of the cable c leading to the 
transformer, 18 pierced by a hole o slightly larger in diameter 
than the rod T. The isolating switch being open, the socket A 
is uncovered, and the, plug can be inserted. ‘Then, on closing 
the isolating switch, the rod T passes through the hole in 
the plug and literally boits the latter in position until the 
isolating switch is reopened. 

Though the above equipment is perfectly satisfactory for 
pressures of 10.000 volts or higher, it is rather expensive for 
3,000- to 5,000-volt circuits, and for the latter one may dis- 
pense with the H.P. isolating switch and use the type of switch 
illustrated in fig. 3, which is practically a standard type of 
knife switch with a modified lower jaw. The lead т, from the 
overhead line is attached to the upper contact P. The lower 
contact is built in the form of a hook, and the switch blade 
is prolonged as shown. The lead passing to the transformer 
cabin terminates in а ring which can be placed on and re- 
moved from Р! only when the switch is open. It will be seen 
that whilst this device is considerably simpler and cheaper 
than the one illustrated in fig. 2, 1t does not give the same 
high degree of security; neither does it ensure such satisfactory 
electrical contact. 

ELECTRIC PLOUGHING. 


In electric ploughing, as in tapping electricity supply from 
overhead lines, the primary problem is to adapt the electriaul 
equipment to the special needs of agriculture. Having 
adapted the electric motor to the needs of the soil and to 
the habits of cultivators, it is then time to develop electric 
ploughing from the central station standpoint. The principal 
results of three years' study and experience of electric plough- 
ing were presented by M. H. Guedeney to a meeting of the 
Société Francaise des Electriciens, on February 4th, 1920. The 
author has studied the working of various systems, both by 
inspection and by actual trial, and he has arrived at а com- 
bination of components which is claimed to meet the require- 
ments of both farmers and central stations. i 

The main factors to be considered аге: (1) Tractive effort 
and energy consuinption for ploughing various soils. (2) Adap- 
tation ot equipment to Ше rough conditions and unskilled 
manipulation experienced in agricultural service. (3) Relative 
costs of electric ploughing and ploughing by other methods. 

Power Requirements, cc. According to the nature and 
condition of the soil the tractive eflort required ranges from 
JU kg. up to 100 kg., or more per sq. dm. From 400 to 
1,200 kg. may have to be exerted to plough 15 cm. deep on 
a width of 1 m., and an effort of 1,200 to 4,000 kg. may be 
needed for twice that depth of ploughing. Certain tests, 
mentioned later, showed the energy consumption to be 180 
KW.-hours per hectare when ploughing dry soil, and 75 Kw. 
hours per hectare when ploughing parts of the same field 
after rain. In order to allow for these variations, ploughs 
of different widths may be used. A limit is placed, however, 
upon the size of the plough by the weight of the blades, and 
by considerations of convenience in manipulation and unifor- 
mity of result. А 100-H.P. Fowler steam plough uses 1.2-m. 
blades for deep ploughing, and 1.8-m. for shallow ploughing, 
the pressure being 13 kg. per sq. cm. in the first case and 
often only 4 to 5 kg. per sq. cm. in shallow ploughing. 

It follows that small sets of 30 to 50 н.р. have a higher 
average efliciency than more powerful sets, because they can 
be fitted with ploughs adapted to a wider range of conditions. 
In spite of the use of different ploughs, there are always 
large variations in effort to be overcome. The electric motor 
is capable of dealing with these, and allowance must be made 
for them in all parts of the equipment. 

The conditions of service for plough motors are quite as 
severe as those for traction motors. The motor is used in 
the open with more or less incomplete protection against 
weather. The machine becomes hot whilst at work during 
the day, but, during the night, it becomes covered with dew, 
and it is set to work again whilst in that state. It is started 
and stopped about every 10 minutes, and overloads are severe. 
Rugged mechanical construction and low working voltage 
are necessary, especially because it is rarely possible to earth 
the winch or transformer cabin satisfactorily. The author 
mentions а case in which the motor broke down to frame 
and the plough seat became live through the towing cable. 
The driver quitted his post with alacrity. 

The Labour Problem.—The agricultural worker is accus- 
tomed to performing eight or ten different operations on 
four or five crops per annum, and he is accustomed also to 
long working hours and the other rigours of farm life. None 
of these things may be said of the skilled mechanic or elec- 
irician, who is not, moreover, usually interested in agricul- 
tural matters. For all of these reasons, it is very desirable 
that electrical equipment for use on farms should not demand 
the services of skilled mechanics or electricians. The electric 
motor itself can be driven by a woman or by a disabled шап, 
and it remains only to make the rest of the equipment 
equally simple. 

Lightness is Important.—It is obviously desirable that the 
ploughing equipment be as light as possible, and it is one of 
the principal disadvantages of tractors that they comprgss the 
soil as a preliminary to cultivating it. Even the hoovps of 
animals produce small blocks of compressed earth which 
remain sterile for a long time. Steam ploughing on the cable 
system is free from this objection, but the heavy equipment 
compresses broad tracks, and involves comparatively wide head- 
lands. The lighter the equipment, the less the inconvenience 
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caused by its sinking in the soil, but, on the other hand, the 
greater the care required to secure stable anchorage for 
winches, &c. Given an equipment which can be used without 
compressing the soil, it may be used with advantage in har- 
rowing, rolling, and sowing. 

Commercial and Technical Desiderata.—It is essential that 
the ploughing equipment should be reasonably cheap, i.e., it 
should be within the purchasing powers of the farmer of 
150 to 200 hectares or that of a group of three or four small 
farmers. If the cost be so high that a large co-operative group 
is required, too much time is lost in transferring the equip- 
ment from one farm to another, and some of tne members 
are kept waiting. Depreciation must be so low that the annual 
charges on capital are reasonable. | 

From the central station point of view, the desiderata аге 
reasonable power factor; suppression or damping of peak loads; 
and good load factor. А set of 30 to 50 n.r. can, for reasons 
explained above, always be operated at near full load, and 
therefore at good power factor. Also, four 30-H. P. sets yield 
a more nearly uniform load than a single 120-н.р. motor. 
Finally, a lignt equipment of moderate power can be used 
economically for other cultivating operations besides ploughiny, 
and this 1з to the advantage of the farmer. 


(To be continucd.) 


ELECTRICITY IN FACTORIES. 


REPORT or H.M. ELECTRICAL INSPECTOR OF FACTORIES. 
THE annual report of the Chief Inspector of Factories and 
Workshops for the year 1919 has just come to hand.* ‘The 
use of electricity in factories is reported on by Mr. G. Scott 
Ram, M.LE.E., who last year gave an account of the most 
noticeable developments in the use of electricity during the 
previous four years, covering the period of the war. During 
the past 12 months he has discovered little in the way of 
novelty to chronicle. The most important fact is that the 
expansion in the use of electrical energy for all kinds of 
purposes, which received such an impetus during and on 
account of the war, continues unabated now that the driving 
power of war emergency has been replaced by purely in- 
dustrial activity. Evidence of this continued progress 18 
apparent in all branches of electrical work. 

The demand for supplies for power purposes is far in 
excess of the present capacity of the public supply stations 
in many districts. This result is partly attributable to the 
high price of coal and uncertainty as to its delivery. Many 
factory occupiers, particularly mill owners in the woollen 
and cotton districts, who before the war could not be per- 
suaded to adopt electrical driving, are now clamouring for if, 
and appear aggrieved that they cannot obtain supplies of 
electrical energy all at once. The effect on the supply under- 
takings is that many are overloaded and working without 
any reserve of plant. The difficulties are increased in many 
instances owing to the inferior quality of the coal obtainable, 
resulting in diminished steam-raising capacity. In some 
districts relief has been sought, by electrically linking up 
different supply undertakings. ‘This has no doubt permitted 
of a larger combined output, but the margin having been 
rapidly overtaken, the situation as regards overload and 
shortuge of plant remains uneased thereby. Numerous ex- 
tensions of generating stations are in progress, and schemes 
for new '' super-stations '" are under consideration. Two new 
public supply generating stations of large capacity and on 
the most modern lines have been completed during the year, 
and are about to be put into operation. 

The number of accidents reported during the year was 
390, of which 28 were fataL Owing to incomplete returns 
during the war period, comparison with the figures for the 
last few years is useless. Compared with 1914 and 1913, the 
total is less, the figures for those years being 450 and 512 
respectively. "The fatal cases are, however, greater, being 
28, as against 20 in each of those years. The reduction in 
the total is satisfactory in view of the enormously wider 
use of electrical energy compared with that in the earlier years. 

The fatalities were, with one exception, all from alternating 
current; 20 out of 98 were at low pressure, i.e., not exceeding 
about 250 volts. With two or three doubtful exceptions, the 
shock was in all cases from one phase to earth. As most 
of the systems had the neutral point earthed, the shock could 
not, therefore, have exceeded low pressure. In seven of 
them the shock was received from lighting circuits connected 
between phase and neutral. This once more emphasises the 
fact, which has been repeatedly pointed out in previous 
reports, that a shock from А.С. at low pressures is vastly more 
dangerous than with p.c., although Mr. Ram finds that the 
contrary idea is widely held. "This matter nceds bearing in 
mind at the present time when there is so much talk about 
cheaper methods of wiring. The process of cheapening often 
begins by eliminating safeguards. Whether for factory or any 
other premises, where А.С. is used, the cheapening process 
RI not be allowed to introduce any unnecessary risk of 
shock. 


* H.M. Stationery Office, Kingsway, W.C. 9. 


Cmd. 941; 
price 18. 6d. net. 


There is nothing unusual in the nature of the fatalities, 
sunilar ones have been described at length in many of the 
previous reports. Eight were from contact with the neces- 
sarily bare wires of overhead cranes or other travelling 
machines. Two were from band lamps, one being the old 
type of hand lamp wherein the wire cage is attached to the 
lampholder. ‘The other was just an ordinary metal lamp- 
holder attached to flexible wires. The latter arrangement 
is so readily rigged up that it is often used, even where 
safety types of handlamps are provided, but are perhaps not 
at hand at the moment. Two were due to current being 
switched on while persons were working on the circuit, the 
switches not being locked off nor any warning notice attached 
to them. ‘Three, including two at high pressures, were in 
the testing departments of electrical manufacturing works. 


Опе of these was due to a mistake in switching. The other 


was due to a quite unnecessary -and dangerous practice 
sometimes adopted in cable works. It appears that inspectors 
on behalf of the purchasers of cable, when attending H.P. testa 
of tlie cables, are not prepared to accept the cable maker's 
assurance that the pressure is actually being applied to the 
cable, and require an ocular demonstration of the fact by 
means of a flash, which is produced by short-circuiting the 
cable core to the lead sheathing. In this case a man entered 
the fenced-off danger zone to make the flash with a pair of in- 
sulated tongs, and came into contact with the H.P. connecting 
wires. It would appear that such demonstrations are not 
really necessary at all, but if required, they could be quite 
well arranged without any one having to enter the danger zone. 

One fatality, of an unusual character, was reported. А 
man had used a metal lampholder as a portable lamp on 
a 240-volt D.C. circuit. The holder became live; he received 
a prolonged shock, and was severely burned in the hand. 
He died 16 months later from paralysis, attributable, accord- 
ing to the medical evidence, to the injuries he had received. 

Amongst the non-fatal accidents, several occurred on E. H. P. 
systems. Five occurred to skilled persons, due to their own 
mistakes. In two cases they had forgotten to pull out the 
isolating switches protecting the oil switches on which they 
intended to work. In two others, where it was intended to 
earth dead conductors before working on them, live conduc- 
tors were put to earth. Isolating switches were also operated 
in error whilst current was flowing. In five cases, unskilled 
persons were put to clean switchgear wthout proper super- 
vision. Having completed the work they were instructed to 
do on dead portions of the switchgear, they proceeded without 
instructions to clean other parts which were live. These 
accidents again show the necessity for continuous supervision, 
unless all dangerous conductors are in locked cells. One 
accident in which two men were severely burned was due 
to the faulty arrangement of an isolating switch, whereby it 
was able to fall into contact after being switched off. 

One accident was due to the use of a spanner on a H.P. 
switchboard close to unscreened conductors, and several others 
were caused by similar foolhardiness of persons when working 
on medium-pressure switchboards. Totally ignorant persons 
are always liable to be a source of danger to themselves and 
others when employed in electrical stations.. unless under 
strict supervision. There seems to be no limit to the extraor- 
dinary things they may do. Thus, a boy was employed to 
assist a fitter in the engine room of a large power station. 
He was told to connect up a portable 200-volt. drill. Instead 
of seeking the nearest plug provided for ihe purpose, he 
climbed a ladder on to the switch gallery, got over a rail and 
entered a passageway of Е.Н.Р. cells protected in front by 
screens 8 ft. high. He appears to have climbed a screen and 
attempted to connect the flexible lead to a 10,000-volt con- 
ductor. He was lucky in getting off with severe burns. 

Three accidents were due to the explosion of oil switches, 
causing injuries from burns from the ignited oil. 

One accident was due to a local inflammation of gases from 
secondary cells in a battery room. The ignition was caused 
by a man entering the room with a lighted cigarette. The 
battery room was faulty, in that there was practically no 
ventilation. г 

In his inspections Mr. Ram found many examples of bad 
and dangerous work. . These are by no means confined to 
factories where the oceupier may have no technical know- 
ledge, but óccur also in electrical generating and sub-stations 
of publie supply undertakings; e.g., exposure of H.P. conduc- 
tors within reach, not onlv in switchboard passageways, but 
also in other parts of the premises accessible to anyone: 
potential transformers connected direct to the main busbars, 
Without any isolating switches: open type alternating medium 
pressure switchhboards with working platforms of iron plates 
without insulating mats. Tn some of the older stations which 
have been extended with good modern plant, old switch- 
boards entirelv unfitted for the present greatly increased power 
are retained in use. Occupiers of factories are often entirely 
dependent upon the contractors for putting in good plant in 
а proper manner. Even where good apparatus is supplied, 
dangers are often introduced through ignorance. Thus, a 
number of cases were found where inter-locked switch -and 
fuse boxes were provided, the intention being that the fuse 
boxes could only be opened for renewal of the fuses when 
dead, but, in fact, thev were connected the wrong way round 
во that the fuses would be always live and the interlock of no use. 

Several prosecutions were taken for breaches of the Elec- 
tricity Regulations, and penalties varying from £2 to £50 
were imposed. 
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NEW HBLEGTRICGAL DEVICES, FITTINGS AND PLANT. 


Leaders are invited to submit partioulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


The Universal Vice Jaw. 


The Allan & Magowan universal vice attachment fits any 
vice and grips practically all shapes. The attachment is a 
supplementary vice jaw which adapts itself to any shape or 
form of material, whether oblong, cylindrical, hexagonal, or 
polygonal. The jaw is a master jig—it will hold anything, and 
is a time and labour saver. It elimates the need for special 
jigs, moulds, and forms, for holding irregular castings, tapers, 
ovals, rounds, &c., and it exerts a complete equalisation of 
pressure on all forms, and gives a 100 per cent. gripping sur- 
face. The attachment is ready for use instantly, it stays in 
place by its own weight, and when finished with it is simply 
lifted off and laid aside. It is strong and simple, and is made 
of cold rolled tempered tool steel, electrically welded. It is 
made in three sizes, 4 in., 5 in., and 6 in. All mechanics know 
how extremely difficult it is to hold a connecting rod securely 
in any vice. A connecting rod has a tapering surface and a 
vice has not, but holding such a rod is an easy task for 
this vice attachment, because of its adaptable teeth. It grips 
the taper instantly. One feature alone, the grip for cutting 
threads, is invaluable. The attachment gives this grip, and 
makes it easy to do tapping, thread cutting, reaming, loosening 
rusted connections, assembling threaded parts, and many other 
operations that require a pipe-vice grip. With the attachment 
& small round or flat-headed screw may be securely held in 


Ба. 1.—UNIVERSAL VICE JAW. 


position for threading, filing, cutting off, or any other opera- 
tion; the screw may be held in either a vertical or horizontal 
position. For holding rounds, large or small, horizontal or per- 
pendicular, the attachment finds its field. A 4-in. piston would 
not fare very well in the ordinary '' V' block generally used 
for holding rounds, but with the use of the attachment the 
points of contact distribute the holding pressure evenly over 
almost one half of the circular surface. The universal vice jaw 
presents a solid, firm, and rigid steel surface, with the flexibility 
of rubber, all due to the independent action of each gripper in 
adjusting itself to the contour of any possible shape of material, 
no matter how irregular. Slipping is entirely eliminated. 
Fig. 1 shows a pair of pliers being held as securely as in any 
jig; note the numerous points of contact, each one bearing the 
same amount of pressure. Mrssrs, ALFRED HERBERT. LTD., 
Coventry, are placing the device on the market on behalf of 
the manufacturers, Messrs. Allan & Magowan, of Follokshields, 
Glasgow. 


A New Sparking Plug. 


A sparking plug of novel design, which can be removed 
from the engine without its being necessary to stop the latter. 
and without the use of tools, is described in the Commercial 
Motor. To enable this to be done, the plug is slightly altered 
from standard design so that it may fit into an adaptor 
screwed into the usual sparking plug thread. The adaptor is 
provided with a héxagon so that it can be screwed into the 
cylinder with a spanner in the ordinarv way. The bore of 
the adaptor has three inward projections, which engage 
bayonet slots in the plug proper. Once installed, the adaptor 
becomes practically a part of the cylinder, and is not re- 
moved. The bayonets on the plug are formed at an angle 
so that the plug is pressed on to a copper-ashestos gasket 
contained within the adaptor. The upner end of the plug 
boss is provided with а large flange of materials non-con- 
ducting as regards both electricitv and heat. The flange 1s 
knurled on its outer edge. To prevent the plug becoming 
loose in the adaptor, serrations are formed round the top 
-af the latter. and a small serrated key on the plug is brought 
into mesh with the serrations on the adaptor by means of a 


small locking screw which holds the plug firmly. The com- 
plete plug will shortly be placed on the market by the IN- 
STANTO PLua Co., 307, London Road, Westcliff-on-Sea. 


High-pressure Insulators. 


Disk suspension insulators of remarkable qualities are made 
by the JEFFREY-DEWi1ITT INSULATOR Со. of Huntington, W. Va., 
U.S.A. They consist of thick porcelain disks, which are in 
tension, and are made without the use of cement. The accom- 
panying sections, figs. 2 & 3, show insulators 11 in. in diameter 
and 44 in. thick, the least dielectric thickness being 24 in. The 
dielectric strength of each disk at 60 cycles is 300,000 volts, 
and at 900,000 cycles 950,000 volts; the dry flash-over voltage 
of one disk 1s 97,000 volts, and of three disks in series 253,000 


Еа. 2.—J.-D. INSULATOR. 


volts, the corresponding figures in the wet test beinb 47,000 
volts and 139,000 volts. The guaranteed ultimate strength 
of the insulator is 8,000 1Ь., but the average is 9,500 lb. The 
spiders are of galvanised steel, and are fixed into the insulators 
with a special alloy. It is claimed that these insulators are 
permanently safe against puncture, are not destroyed by 
intense power arcs across the string, and are proof against 
bullets and moisture. These properties are secured by scien- 
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tific preparation of the raw materials, and firing the insulators 
in a continuous tunnel kiln, which is traversed by an insulator 
in 33 days, and is heated by natural gas under accurate tem- 
perature control. The porcelain is tested for porosity. by the 
fuchsine penetration test devised by the company in 1917, 
under a pressure of 900 lb. per sq. in. | 

Besides the suspension type. insulators are made with 
flanged connections, enabling them to be bolted together 
rigidly as columns for use in out-door switchgear, for carrying 
busbars, &c. 
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ELECTRICITY SUPPLY IN LONDON. 


Inquiry Held by the Electricity Commissioners. 


AN inquiry was held at the Westminster Guildhall on Octo- 
ber 6, 7, 8 and 9 by the Electricity Commissioners into an 
application by the County of London Electric Supply Co., 
Ltd., to build an electric power station at Barking under the 
terms of its Provisional Order of 1013. The issues involved 
necessitated many of the tactors concerning the London Elec- 
tricity Supply problem as a whole being gone into. The Com- 
missioners were Sir John Snell, Sir H. Llaward and Мг. H. 
Booth. 

The County of London Electric Supply Co., Ltd., was repre- 
sented by Mr. H. Lloyd, K.C., and Mr. Tylor, whilst the 
London County Council, 38 local authorities, and nine com- 
panies, which opposed, were represented by Mr. Tyldesley 
Jones, K.C., and Mr. Kennedy. 

On Wednesday, October 6th, Mr. II. Тлотр, K.C., in pre- 
senting the case for the County of London Co., emphasised the 
very serious position in which the company now found itself. 
It had two areas of supply, one north and one south of the 
River Thames, these areas being served respectively by the 
City Road and Wandsworth stations. By a Provisional Order 
of 1913, the company was also given powers in certain areas 
in Essex. In London the demand was growing at a rapid 
rate, but the Innitations of the power stations prevented the 
necessary development to meet the demand. In the Essex 
area the company had been unable to make a serious start, 
and had been compelled to limit its operations to the com- 
pulsory area by making an arrangement with a private firm 
to afford a small supply. The company had no generating 
station of its own in that area, and now asked the Commis- 
sioners, under the terms of the Electricity (Supply) Act, 1019, 
for permission to erect a station there with the object of 
developing that area and at the same time assisting the com- 
pany to meet the demand in the two London areas. The 
Order for the Essex area was obtained in 1913, and but for 
the war would bave been carried out by now, and could not 
have been opposed, but under the Electricity Act, 1919. it 
Was now necessary to obtain the consent of the Electricity 
Commissioners. Ender the Order of 1913, it was provided 
that the provisions of the Electric Lighting Act, 1908, with 
regard to linking-up with other stations should only be applied 
subject to the consent of the Board of Trade. The proposed 
station. was not only to supply the Essex area, but also to 
assist the supply in the London areas; moreover, the station 
had been planned so that it could be extended hereafter in 
order to deal with a much greater supply if thought neces- 
sary. Technically, therefore, he would have to apply to the 
Ministry of Transport for permission to link up the new 
station with the London areas, but that permission had not 
vet been asked for. The site authorised by the Order of 1913, 
and a good deal more, had already been purchased; in all 
about 90 acres had been acquired, and a company intimately 
connected with the County of London Co. had purchased 
another 300 acres. Under the County of London Company's 
Act of 1918, which extended the time for the purchase of 
land, &c., under the Romford and District Order, it was pro- 
vided that no claim should be made upon the London County 
Council as the purchasing authority. beyond. the capital ex- 
penditure on the generating plant with interest at 6 per cent. 
рег annum. That restriction still applied, and if the Commis- 
sioners gave their permission to the scheme it would be neces- 
sary for him to go to Parliament to get the rate of interest 
altered, because nobody would suggest that the money could 
be raised at 6 per cent. to-day. Except for that he did not 
wish to vary the restrictions under which the company had 
been placed by the Order of 1913 and the Act of 1918. As to 
the suitability of the site for a generating station, it had been 
selected on several occasions for a large generating station to 
supply London as a whole, and the London County Council, 
which was opposing the present proposal, had itself selected 
the same site. Therefore, assuming the need for the station 
for the purposes of the company's own needs, he failed to 
we why there could be any opposition. The County of 
London Со. had no wish in coming forward with this pro- 
posal, to do anything which would hamper a District Elec- 
tricity Board which might be set up hereafter, and to that 
end he was prepared for a provision to be inserted in апу 
Order issued by the Electricity Commissioners that any public 
body set up in the future in the nature of an Electricity 
Board should have the right to acquire the station if it 
desired to do so. That would be an option to the public autho- 
rity and not a compulsion. The company expected a substantial 
load on the station from railways, because the area was bound 
to develop enormously, and there was no doubt that tramways 
or motor omnibuses could not deal adequately with the traffic. 
Не was prepared to submit the plans to the Commissioners 
so that thev could arrange for the station to be constructed 
in such a manner that extensions could be made to meet 
future requirements. 


Mr. G. P. Sparks, chief engineer to the County of London: 


Co. until Deceniber, 1919, when he retired, was then called. 
Sir Jons хее, asked that the evidence should be confined 
to the growth of the company and its future prospects. 


Mr. Sparks said that both the London stations of the com- 
pany Were limited in output by the condensing-water facill- 
ties. Under the most favourable circumstances the maximum 
output at the City Road works was 10,000 Kw. and at the 
Wandsworth works 20,000 KW., making а total of 30,000 Kw. 
A new 6,00 0-KW. generating set was being erected at Wands- 
worth, but before that was decided upon he had advised his 
company to purchase in bulk from the City of London Electric 
Lighting Co., Ltd. A contract was entered into for 9,000 KW., 
to be increased eventually to 10,000 Kw., but although that 
supply was due in the early part of this year, none had yet 
been given, and none was likely, as the City Co. could not 
get the necessary plant. It was in consequence of that that 
the company decided to install a new generating set at Wands- 
worth, which it did not want to do owing to lack of condens- 
Ing water. Witness exhibited a curve showing the progress 
of the County of London Co. from 1909 to 1919. There bad 
been a gradual increase up to the outbreak of war, and then 
there was a definite drop for several years. Since the armis- 
tice, however, there had been а very rapid improvement, and 
at the end of 1919 the output was 26,000 kw. Estimating on 
a lower rate of growth than that for the next four years, he 
calculated that the company would be called upon to provide 
a total of 40,000 kw. in the existing London area in four 
years’ time, but even that took no account of important busi- 
ness coming along in the way of bulk supplies. In the past 
the company had been hampered on several occasions because 
it had not sufficient plant to enable it even to negotiate for 
such supplies. The South London Electric Supply Corpora- 
tion, Ltd., and the Fost Ottice had both wanted large sup- 
plies, but they could not even be considered. Under the 
Romford Order of 1913, only the compulsory area had been 
dealt with, and that with the assistance of a brewery, which 
charged an accumulator and enabled the company to supply 
about 100 Kw. or less. In 1914 he had estimated the require- 
ments in the Romford area at 8,500 Kw., but he now put the 
immediate demand there at 10,000 Kw., and by 1924 he esti- 
inated a total load of 20,000 Kw. in the London and Romford 
areas. The new station was urgently required to relieve the 
present London generating stations, because the difficulty of 
running the older London stations was increasing every year, 
quite apart from the question of greater efficiency in coal 
consumption. At the City Road station some of the plant was 
13 to 15 years old, and at the Wandsworth power house the 
oldest plant was 14 and 15 years old. He estimated 14,000 KW. 
increase in the London arca in the next four years, which was 
a very moderate estimate. He was satished that it would be 
economical to get the new station at Barking running as 
soon as possible and shut down the two existing stations in 
London. Certain of the more modern plant might be held in 
reserve for some years in both stations; the City Road station 
would be dismantled first and Wandsworth run for a little 
longer. Не calculated that it would be 34 to 4 years before 
the present position could be relieved, even if the new station 
was started at once. 

Cross-examined by Mr. TYLpESLEY Jones, Mr. Sparks said 
that the first section of the generating station would have a 
capacity of 200,000 Kw., but it was capable of extension to 
600.000 KW. In the first place it was proposed to put down 
three alternators of upwards of 20,000-Kw. each. The site in 
question was the same as that scheduled by the Administra- 
tive County of London Power Co., which was promoted by 
Mr. Merz some veurs ago. The 200. 000-KW. station would 
eventually contain eight sets of 25,000-Kw. each or there- 
abouts. Probably the actual size would be between 30,000 
and 33,000 KW. each, but in any case the plans would have 
to be submitted to the Commissioners. The total cost of the 
first section of 60,000 kw. was estimated at £4,500,000, of 
which the power house would cost £2,678,000; certain charges 
would have to be added for interest during construction. The 
main transmission lines were estimated to cost £507,000, these 
including the mains necessary to link up with the company's 
existing power houses; the transmission and distribution 
svstem in the Romford area would cost £375,000, and interest 
during construction at 10 per cent. would cost £404,000. The 
figures for the main transmission lines included substations. 
The generated pressure would be stepped up to 40,000 volts. 
He put the cost of transmission at £0.7 per KW. per mile on 
the average. In the figures of output which he had given 
were the present bulk supplies to the South London Electric 
Supply Corporation, Ltd.. the South Metropolitan Electric 
Tramways and Lighting Co., Ltd., and to a company operat- 
ing in the area around Chipstead. The Bankside station of 
the City Co. could be extended to 100,000 kw.. but it would 
be impossible to work it on account of difheulties with coal 
storage. Those ditficulties were bad enough with an output 
of 36,000 KW. With regard to the bulk supply now given to 
the South London Electric Supply Corporation, Ltd., of which 
the County Co. held all the shares, he would shut that station 
down ав soon as Barking was running. 

Mr. TYLDESLEY JONES added that the present arrangements 
of the City Co. were that three additional 10,000-KW. sets were 
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to be installed, making a total capacity of 66,000 Kw. at Bank- 
side. Moreover, the South Metropolitan Electric Light and 
Power Co., Ltd., had a large power station with power avail- 
able. He contended that it would be possible to obtain all 
the power which the County Co. needed during the next two 
or three years without constructing the Barking station. The 
construction of that station by the County Co. might very 
ч prejudice the preparation of the large scheme in the near 
uture. 

Mr. Sparks said that the total area of supply under the 
Romford Order was about 130 sq. miles. He would not advise 
his company to purchase power from the City Co., because 
he could not regard such a supply as reliable. 

Mr. C. Н. Merz, who acted as consulting engineer to the 
County Co. in conjunction with Mr. Sparks, said he considered 
the estimates of growth already given were on a most con- 
servative basis, but that course had been adopted in an 
endeavour to ensure a uniformity of prosperity of the coin- 
pany. It would take one year to get going after the consent 
was obtained, two years of active construction, and one year 
for tuning up. He failed to see that Ше construction of. the 
station would in any way prejudice the subsequent opera- 
tions of an Electricity Board, if one was established; indeed, 
it should facilitate those operations. 'There was a large pro- 
spective railway demand, and it was necessary to prepare for 
that; it was no use saying to a railway company that they 
would begin to prepare to meet a demand 1f a contract was 
given. Contracts for railway supply were never given on that 
basis. Cross-examined, Mr. Merz agreed that the company’s 
undertaking would be purchasable in 1931, and that that would 
only leave seven years for the full operation of Barking before 
purchase took place either by the London County Council or 
some other body. Notwithstanding that, there would not be 
any difficulty in getting the necessary capital to construct the 
Barking station. He maintained that a load of 50,000 kw., as 
contemplated in 1924, would give sufficient revenue to provide 
an adequate return on the 44 millions sterling new capital 
and the existing two millions capital of the County Co. In 
the case of the North-east Coast power companies 8 per cent. 
was paid on the ordinary shares with a capital of five millions 
sterling and a load of 112,000 kw., but, added Mr. Merz, the 
price was very low on the North-east Coast. People like those 
who were opposing this application did not want to see elec- 
tricity developed. The other London companies wanted to be 
left alone or bought out. There was nothing experimental 
about a 33,000-& w. turbo-alternator running at 1,500 k. P. M.; а 
A), OOO-KW. machine running at 2,000 or 3,000 R. P. M. was а 
much more dificult problem. It was agreed that Mr. Merz 
should prepare an estimate, not in too great detail, in support 
of the proposition on the question of cost of generation at 
Barking. 

Mr. TyupEstEYy JONES said that there was no urgency which 
niade it necessary for them to do anything to prejudice the 
inquiry which would take place by the Conumissioners as soon 
as possible after March 815%, 1921, when the Commissioners 
would consider the area for London electricity supply, which 
had already been provisionally drawn up, and schemes for 
dealing with that area. That area would undoubtedly in- 
clude the Barking area, and to give permission to the County 
Co. to proceed with a station there would be to prejudge the 
larger question to be considered next year, for his clients were 
preparing а scheme for submission at that inquiry. 

Sir: Harry Renwick, deputy chairman and managing 
director of the County of London Co., said that but for the 
war the Barking station could have been erected and no one 
could have opposed it. There was no desire 1n coming for- 
ward now w prejudice any larger scheme; he only wanted to 
be able to supply his own needs. Certainly there was no 
other scheme so far as he was concerned, and it so happened 
that his engineers in getting out their plans extended them 
to show that 600,000 KW. could be accommodated on the site 
of the power station if necessary ultimately. Such an exten- 
sion, however, was in the hands of the Commissioners. He 
was only concerned with the first instalment of the power 
station. The Lower Thames Development Co. was formed 
during the war in order to buy land for the generating station, 
as the Treasury objected to the County Co., a statutory con- 
cern, spending money for that purpose at that time. The 
land had been since purchased from the Development Co., in 
which the County Co. held all the shares. 

On Thursday, October 7th, Sir Harry RENWICK was cross- 
examined. He was not prepared to go into the question 
whether the Development Co. made a profit on the land which 
the County Co. bought from it. The price paid was on an 
independent valuation by Sir Alexander Stenning. Sir H. 
Renwick said that when the sanction of the Commissioners to 
go ahead with the station was obtained, there would be no 
difficulty in persuading the financial people to support the 
scheme. 

Mr. Jones referred to a conference called by the Electricity 
Commissioners a short time ago when a suggestion was made 
that all the electricity supply authorities in London should 
come together and endeavour to prepare a scheine for dealing 
with the electricity supply to the London district. Since then 
an offer had been made to the County Co. Бу the others to 
. join in such a scheme, but the County Со, had declined. Sir 
H. Renwick said he had never declined to join any such 
combination of authorities; he had never been invited. If he 
knew that the London County Council and the companies had 
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а really constructive programme he would join them at once. 
Counsel put it that the County of London Co. had refused to 
join the others unless the Barking site was taken over by 
them. Sir Н. RENWICK said that he personally had made no 
such statement; he believed the chairman of his company, Sir 
Ernest Hiley, had reported to the Board in favour of that 
course, but he himself did not agree with it. Unless some- 
thing was done, and done at once, he was no longer prepared 
to take the responsibility for working the County Co., and 
unless a decision was given soon he would have to call his 
shareholders together, let them know the facts, and ask them 
to relieve him of that responsibility. Unless somebody would 
come forward and guarantee him 100,000 Kw. to carry on his 
business he was not prepared to continue the responsibility. 
The London coinpanies had been obstructive all along the line. 

The CHAIRMAN, interposing, said the Commissioners desired 
to call the chairman of the County Co. He pointed out that 
when the City Co. had its three 10,000-KW. turbo-alternators 
installed, that would give a considerable accession of power to 
the County Co. Sir H. Renwick agreed that in that way he 
could get а supply during the next two or three years, but he 
wished to develop along proper lines. He had asked for 
100,000 KW. because he believed the estimates of his engineers 
were too conservative and. would be doubled or trebled if the 
plant was available to supply the power. He had not been 
able for years past to deal with business which had been 
offered him because he could not see the possibility of supply- 
ing it whilst he was baulked in developing Barking. More- 
over, whatever supplies he got from the City Co. would not 
help him to develop the large area in Essex. Croydon, Shore- 
ditch, and Barking had asked him for supplies, but he had not 
been able to give them. In the case of Croydon they wanted 
9.00) Kw., whereas he was only able to give 1,000 Kw. 
Wimbledon had also asked for a supply, but had had to be 
refused. 

The CHAIRMAN pointed out that the units consumed per 
head of population per annum id the company’s area were 
only 39.9, and the projected increase in the London areas 
of 14,000 Kw. in four years would really represent а very small 
sale. Sir H. RENWICK repeated. that he considered his engi- 
neers’ estimates too conservative. Ile regarded the possi- 
bilities, even in the London area, as unlimited; there was a 
large quantity of land available for factories, and he anti- 
cipated an enormous industrial development. 

Mr. C. Н. Merz, recalled, handed in the estimate asked for 
on the previous day, giving a comparison of the costs of 
extending the existing stations and of erecting the new station 
at Barking. Assuming that it was physically possible to 
extend the existing stations in London and to supply the 
Barking area from them, he proceeded on the basis of in- 
stalling an additional 86,000 Kw. at the City Road and Wands- 
worth stations. The generating plant would cost £1,080,000 
on the same basis as that assumed for the generating plant 
at the Barking power station. He would lay two instead of 
five cables between London and Barking, and supply Barking 
from London instead of vice versa, and the total capital cost 
he put at £2,260.000, as against 44 millions sterling for the 
Barking power station. With regard to operating costs, 
however, there would be savings with the Barking power 
station of £212,000 on coal consumption by the year 1925, of 
£5,700 on the removal of ashes, and of £30,000 in operating 
costs, compared with the extension of the London stations, 
making a total of £248,000 in favour of the Barking scheme, 
and that saving would give a return of 11 per cent. on the 
capital expenditure involved. in the London extensions. 
Moreover, the capital spent on the London stations would only 
have a useful life of four years, as it would then be necessary 
eventually to build the Barking station and, generally speak- 
ing, he held the view that any money spent on the London 
stations would only increase the financial burden on the 
undertaking. Taking into account the short life of the plant 
installed in the London works, the real saving by erecting 
the Barking station was much greater than he had shown, 
and would. be nearer £200,000. The coal consumption of the 
Barking plant he estimated. at 14 tb. per Kw.-hour or 17,000 
p.TH.U. Neither he nor Mr. Sparks would undertake to carry 
out the programme of alternative generation in the London 
stations, owing to lack of condensing water facilities at both 
of them. 

This closed the case for the County of London Electric 
Supply Co., Ltd., in favour of the proposal. 

Mr. TxuübEsrEY Jones, addressing the Commissioners for the 
opposition, said that he represented not only the London 
County Council, which was the purchasing authority for all 
the London companies in 1931, including the County of 
London Electric Supply Co., Ltd.. but also 16 Metropolitan 
boroughs owning electricity undertakings—the whole of such 
bodies—three county boroughs, viz., Croydon and East and 
West Ham. five borough councils, viz., Ealing, Gravesend, 
Hornsey, Kingston-on-Thames and Wimbledon, 14 urban dis- 
tricts owning electricity supplv undertakings, and nine out of 
the 13 London companies. All these people offered the most 
strenuous opposition, not to a scheme at Barking, which 
might ultimately be approved by the Commissioners, but to 
consent being given now to the proposal of the County Co., 
at a time when schemes had been asked for to deal with the 
whole area on comprehensive lines which were to be adjudi- 
cated upon after March 31st, 1921, according to the notice 
issued by the Commissioners themselves. It was proposed to 
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spend 44 millions sterling upon а 66,000-kw. station which 
could not, on the promoters' own showing, become operative 
for four years after they had got permission to go ahead, and 
by that time the County Co. would only have seven years' 
life left to it. The proposal was one of almost unparalleled 
magnitude for à London company, and if the case for the 
promoters was accepted it was a scheme to deal only with 
the domestic needs of the company. He reminded the Com- 
missioners that in May of this year they called all the supply 
authorities in the London area together, and Sir John Snell, 
as the Chief Commissioner, had urged them to get together 
with a view to preparing a joint scheme. Practically every- 
body, with the exception of the County Co., acted on that 
advice, and a committee of engineers had been appointed, 
consisting of Sir Alexander Kennedy and Mr. G. W. Part- 
ridge, representing the companies; Mr. J. H. Rider, repre- 
senting the London County Council; and Mr. C. H. Wording- 
ham, representing the local authorities, had been hard at work 
preparing such a scheme for presentation to the Commis- 
sioners on March 31st, 1991. Now the Commissioners were 
asked to sanction a scheme, which involved the removal of 
the load from two London stations to a station at Romford, 
and this necessarily affected the whole of the deliberations of 
that technical committee. It had been said that no harm 
would be done because the County Co. was willing to be put 
under an obligation to sell the station to a joint electricity 
authority if one was set up hereafter, but the mere fact that 
the County Co. agreed to sell could not be binding upon an 
authority which was not in existence. 


(То be concluded.) 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


iled expressly for this journal by Messrs. SEgrrON-JoNES, O'DzLL AMD 
TEPHENS, Chartered Patent Agents, 285, High Holborn, London, W.C. 1. 


27,190. “ Valve generators, &c." Radio Communication Co, and J Scott- 
Tagyart. September 24th. i 

27,191. Electromagnetic wave systems, &c." Radio Communication Co. 
and J. Scott-Taggart. September 24th. 

27,228. Adjustable non-rigid coupling for magnetos, &c.'" W. W. Vinsen. 
September 24th. | 

27,238. У Switches for electric water heaters." J. F. Barr.“ September 24th. 

27,242. Eiectric heating devices," British Thomson-Houston Co. (General 
Electric Co.) and General Electric Co. September 24th. 

27,360. ‘Control devices for electric circuits." E. A. Watson. September 
95th. 

27,361. Dynamo-electric machines." E. A. Watson. September 25th. 

27.291. Systems of generation of thermo dynamic and electrical power, 
&c." W. P. Durtnall. September 24th. 

27,292. Make-and-break devices for electric switches and fuses.” Edison 
Swan Electric Co. and F. Shergold. September 24th. 

27,325. ** Insulated electric conductors or cables.“ 
September 25th. | 

7,220. “ Cap for waling ends of insulated electric conductors or cables.“ 
G. C. Allingham. September 25th. 

27,327. '' Bonding and earthing connections.“ G. C. Allingham. September 


G. C. Allingham. 


th. 

27,329. ''Sparking plugs." W. A. Clark and Sphinx Manufacturing Co. 
September 25th. 

27,332. ''Sparking plug." A. N. Drummond. September 25th. 

27,339. ''Starting and lighting systems for motor vehicles." H. M. Ains- 
worth. September 35th. ` 
27,340. '' Electric generating рап” D. D. Drury. September 25th. 
27.319. Insulation of electric conductors." F. Fernie. September 25th. 
27,360. Control devices for electric circuits." C. L. I. Manufacturing Co. 
and E. A. Watson. September 25th. 

27,361. '' Dvnamo-clectric machines," M.-L. Magneto Syndicate and E. A. 
Watson. September 25th. 

27.380. Electrical welding apparatus." C. E. Wood. September 25th. 
237,393. '' Amplifiers for sound-reproducing machines," J. W. Booth. Sep- 
tember 27th. 

27,411. '' Devices for protecting low-tension electric circuits from abnormal 
charges.“ I. Guiducci. September 27th. 

27.461. “ Electrically-propelled boat." M. R. Loya. . September 27th. 

27.467. Regulation of hydro-electric installations.“ W. L. Moore. 
September 27th. 

27,477. “ Electro-magnetic relays.” Automatic Telephone Manufacturing 
Co. September 27th (U.S., December 31st, 1919.) 

27.478. '' Automatic telephone systems." Automatic Telephone Manufac- 
turing Co. September 27th. (U.S., January 28th.) 

27,490, '' Miners’ electric lamps." J. W. Jones and Thor Electric Safety 
Lamp Co. September 27th. 
27,500. *'' Electric cells.“ 
Octoher 27th. 1919.) 
27.500. Electric irons." G. H. Lofts. September 28th. 
5 * Alloy for electric heating appliances.“ G. H. Lofts. September 
Sth. 
27.522. Automatic starting, regulating, or controlling switchgear.” Elec- 
tric Construction Co. September 28th. 

27,553. Protective devices for alternating current electric distribution 
systems," British Thomson-Houston Co. and E. B. Wedmore. September 28th. 
27.557. Electrical switchgear.” W. A. Coates, D. R. Davies, and 
Metropolitan-Vickers Electrical Co. September 28th. 

27.558. Electrical switchgear.” D. R. Davies and Metropolitan-Vickers 
Electrical Co. September 28th. 

27.561. Thermal relays for electrical — circuits," 
Electrical Co. September 28Ih, (ULS., 


or = 
27 "I 3. 


E. C. van Slooten. September 28th. (Holland, 


Metropolitan-Vickers 

October bth, 1919.) 

Alternating current generators.” T. F. Wall. September 28th. 
27.573. Electrolysis.” M. А. Adam and G. N. Antonoff. September 28th. 
27,579, ''Separators for elements of electric storage batteries.“ W. E. 

Holland and 1. M. Skinner. September th. (.S., Mav 17th, 1919.) 
2723. “ Maintaining constant the periodicitv of an alternating current," 

Ges. fur Drahtlose felegraphie. September 28th. (Germany, September 

1919. 


27.629. '! Electrical condensers.” E. A. Bavles and British Insulated & 
Helshy Cables, Ltd., and H. Higham. September 29th. 


27,653. “ Electric switches." British Thomson-Houston Co. (General Elec- 
tric Co.) and General Electric Co. September 29th. 

27,658. '' Sparking plugs." A. W. Armstrong. September 29th. 

27,666. ‘Electrically etching, printing, reproduction, ог relief plates." 
W. J. Mellersh-Jackson (Weeks' Photo Engraving Co.), and Weeks’ Photo 
Engraving Co. September 29th. 

27,672. ** Bell, &c., indicator systems.“ A. J. Anido. September 20th. 

27,692. '' Trolley heads for electric vehicles." D. McColl and Shanghai 
Electric Construction Co. (McColl). September 29th. 

27,709. Electro-magnetic wave systems, &c." Radio Communication Co. 
and J. Scott-Taggart. September Wth. 

27,727. Electrodes." H. Plauson and W. P. Thompson (Plauson). Sep- 
tember 30th. 

27,728. '' Automatic telephone systems." Automatic Telephone Manufac- 
turing Co. and W. G. Taylor. September 30th. 

27,729. Mica cutting machine for commutators of armatures," C. E. 
Philo. September 30th. 

27,748. Telephone systems." Automatic Electric Со. and Automatic 
Telephone Manufacturing Co. (Automatic Electric Co.). September 30th. 

27,755. Telegraph keyboard perforator.” А. С, Booth and А. S. Wilmot. 
September 30th. 

27,762. “ Casings for electrical, &c,, apparatus." British Thomson-Houston 
Co. (General Electric Co.) and General Electric Co. September 3th. 

27,784. Hand-operable dynamo electric machines.“ C. A. Nicolle. Sep- 
tember 30th. ; 

27,805. Means for securing electric lighting machines, &c., for cycles, &c. 
R. Bosch Akt.-Ges, September 30th. (Germany, October 2nd, 1919.) 

27,809. “ Mouthpieces of telephones." E. L. Mann and Рһопороге Con- 
struction Co. September 30th. 

27,814. '' Electric reading-lamps, &c." C. O. Green. October Ist. 

27,830. “ Mine signalling apparatus." Clay Cross Co., and J. W. Strong. 
October. Ist. x 

27,5J1. * Rotors of electric induction motors." J. W. Atkinson. October 


27,876. '' Telephone transmitters." R. L. Murray and Telephone Manu- 
facturing Co. October Ist. 

27,880. Ignition systems for motor cars." W. Cooper. October Ist. 

27,888. * Wireless apparatus." P. Alexander and C. W. C. Beckmann. 
October Ist. 

27,909. *'' Electrical switching, &c.. mechanism." Cutter Electrical and 
Manufacturing Co. October Ist. (U.S., October 2nd, 1919.) 

27.917. Electrical switching, &., mechanism.” Cutter Electrical and 
Manufacturing Co. October Ist. (C. S., December 24th, 1919.) 

27,956. ''Sheet metal clips for carthing electric. cable conduits." Е. Hanfi, 
October 2nd. 

27,964. Alloy for electrical make-and-break contacts." W. D. Meagher. 
October. 2nd. 

27,084. ‘ Electric apparatus for waving the hair." G. Boudou. October 
9nd. (France, March 26th.) 

27,991. '' Testing electric cables." P. Dunsheath and Henley's Telegraph 
Works Co., W.T. October 2nd. 


—————————' 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 


5,455. “ Winding with equi-potential connections for drum-armatures of 
electric commutator machines." E. C. R. Marks (Akt.-Ges. Brown, Boveri, 
et Cie). January 9th, 1918. (150,752.) 

16,806. “ Methods of and apparatus for electric welding." British Thomson- 
Houston Co. (General Electric Co.). October 15th, 1918. (150,756.) 

21,897. Construction of magneto-electric machines.” G. M. Turner. 
June 17th, 1919. (150,757.) 

1919. 


10.618. Material for electric brushes." 
April 29th, 1919. (150,765.) 

11,086. “ Method of indicating, locating, and isolating faults in electric- 
transmission or distributing systems," Ateliers De Construction Oerlikon. P. 
Dawson, F. W. Fawdry, P. Luder, and G. Wuthrich. May 3rd, 1919. 
(150,766.) 

13,029. Electrodes for electric primary cells and storage batteries, and 
a process of making such electrodes.“ Svenska Ackumulator Akticbolaget 
Junger. June 13th, 1918. (128,197.) | 

14.192. Electric furnaces.” L. W. Wild and E. P. Barfield. June 4th, 
1919. (150,793.) 

. 14,309. “ Wireless signalling systems." British Thomson-Houston Co. 
(General Electric Co.). June óth, 1919. (150,798.) 

14.462. Negative plate for electric batteries and process for making it.” 
A. Pouchain. June 6th, 1919. (150.810.) | ‚ 

14,463. '' Negative plate for electric accumulators and process for making 
it." A. Pouchain. June 6th, 1919. (150,811.) 

14,545. Attachment for electric lamp holders in motor lamps and the 
like.“ O. T. Banks. June 7th, 1919. (150,818.) 

14,668. “ Dynamo clectric machines, and means for controlling the opera- 
tion thereof." L. J. Stephenson. June 20th, 1918. (128,556.) А 

14.682. Apparatus for converting alternating electric currents into direct 
currents, and vice versa." J. E. Calverley and W. E. Highfield. June 0th, 
1919. (150,824.) | | 

14,683, “ Apparatus for converting alternating electric currents into direct 
currents, and vice versa." J. E. Calverley and W. E. Highfield. June 10th, 
1919. (150,825.) 

15,205. '' Processes of making nitric acid." British Thomson-Houston Co. 
(General Electric Co.). June 17th, 1919. (150,836.) _ 

15.610. Electric water heaters." J. F. Barr. June 20th, 1919. (150,545.) 

15,770. “Electric dry cell batteries." H. R. Palmer. June 23rd, 1919. 
(150,848.) 

16,134. Electric storage battery separators." H. L. Boyer. June 26th, 
1919. (150,853.) 

16,353. Electric fittings known as double-ended lamp holders." Efandem 
Co. and W. Owen. June 30th, 1919. (150,857.) _ 

17,480. “ Electric display sign." C. Tregoning. July 12th, 1919. (150,870.) 

18.127. Dry cell batteries." H. R. Palmer. July 21st, 1919. (140, 876.) 

18.613. Hand-operated electric switches." E. Mepsted. July 26th, 1919. 
150.878. 
| 1 “ Thermostatic valve units.” British Thomson- Houston Co. (General 
Electric Со. July 28th, 1919. (150,879.) 

23,979. “ Wireless telephone apparatus." Р. L. Douvry. September wth, 
1919. (150,907.) A LU 

24.368. Electro-mechanical variable-speed and reversing mechanisms. 
Anciens Etablissements Barbier, Benard and Turenne, and E. Granat. October 
6th, 1919. (150,908 ) . 

20.909. . Methods. of starting and braking electric motors," C. J. Bei. 
December 13th, 1918, (136.537 .) 


A. E. White (Becker Bros.). 


A920. 


7.163. “Automatic switch for electric heating appliances.“ 
Stephens. March 9th, 1920. (150,951) 
10.512. Electric telephones." Н. P. Rees, April 15th, 1920. (150,956.) 


B. G. С. 
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THE COAL STRIKE. 


UP to the last moment everyone hoped, and most believed, 
that the strike would not take place ; however, in view of the 
heavy vote against the “datum line” proposal, the miners’ 
leaders decided on Friday last that work in the mines must 


‘cease, and we are once more in the throes of a national 


struggle. We fear the leaders sadly misinterpreted the 
meaning of the vote, which was cast against the proposal 
before the men, but not for a strike; reports received at 
the beginning of the week indicated clearly that many of 
the men, though they had loyally obeyed the instructions 
of their leaders, did so reluctantly, and were astonished at 
the course which events had taken. 

How long the strike will last, no one can foresee; but 
that, in any case, its effects will be disastrous to industry 
is, unfortunately, a certainty. Coal is the key of almost 
all our manufacturing industries, and even the threat of a coal 
strike had paralysed trade ; according to Sir Allan Smith, con- 
tracts amounting to the value of £15,000,000 were cancelled 
in one branch of industry alone before the decision to strike 
was announced. We hear, on all sides, of works closing and 
employés being discharged, of blast furnaces being blown 
out, and textile mills being shut down. Prices generally 
had shown a tendency to fall, but that tendency will now 
be arrested and reversed. The American exchange has 
already begun to fall still lower, and the cost of imported 
food and raw materials will increase, while the cessation of 
export of coal will react upon our financial position, besides 
throwing idle vast quantities of labour and capital. Thus, 
thanks to the obstinacy of a well-paid industry, which 
refused to refer its claims to arbitration, the whole country, 
including the members engaged in that industry, will be 
further impoverished. 

Engineering employers, as a whole, intend to carry on as 
long as their stocks of coal permit ; some will be able to 
keep the wheels turning for а month to come, and in the 
national interest it is desirable that they should adopt this 
course. In many cases, however, there is little coal in 
hand, and some shops stopped as early as last week-end. 

Electricity supply undertakings in general have a fair 
amount of coal in store, and can maintain the supply for a 
month to come, but at some important centres curtailment 
of tramway services and power supply is foreshadowed 
almost immediately. We give elsewhere particulars regard- 
ing the situation. Unfortunately, power alone will not 
serve to keep works going ; as the supply of raw materials, 
particularly iron and steel, dries up, engineering works will 
have to close, and within a month enormous numbers of 
workers will be unemployed. Something can be done by 
economy in the use of electricity and gas for lighting 
and heating, but, after all, these are minor matters, and if 
the whole were shut down, the situation would not be 
appreciably relieved. A far greater field for economy is 
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found in the use of coal for domestic purposes, and we trust 
that this class of consumption will be restricted to the 
utmost. 

Whether the railwaymen and transport workers will cease 
work in support of the miners is uncertain, but at present 
the probabilities are against their doing so. It is more 
likely that they will seize an early opportunity of offering 
their services as mediators. Already the miners are much 
better paid than the railwaymen, and as they did not strike 
in support of the latter last year, they can hardly expect to 
receive more effective support than they gave to their allies. 

An admirable debate on the subject of the strike took 
place in the House of Commons on the first day of the 
session ; an atmosphere of peace and conciliation prevailed, 
and the attitude of the Government invited suggestions 
that might lead to an early settlement. The only 
concrete proposal, however, came from the miners’ 
side, in the form of a request that the 2s. per shift 
should be given, and the increase in output hoped for— 
which was only another way of calling upon the Govern- 
ment to surrender. Naturally and rightly the Prime 
Minister refused to yield without guarantees that the output 
would be increased ; once given, the advance in wagea could 
not be recalled. However, though the debate was not 
immediately fruitful, the moderation and sincerity of the 
speakers on both sides encourage us to hope that negotiations 
will be resumed, and a way will be found out of the present 
impasse in the near future. 


Тнк inquiry by the Electricity Com- 
missioners into the application of the 
‘County of London Electric Supply Co. 
for permission to build a generating station at Barking, of 
which the report is concluded in this issue, serves as a 
reminder of how little progress has been made in solving 
the London electricity supply problem since 1905. It was in 
that year that Mr. Merz promoted his first electric power 
supply scheme for London, and, for all practical purposes, 
the chaotic condition of affairs then revealed has improved 
only to a very slight extent. There has, it is true, been a 
fair amount of linking-up, and, generally speaking, so far 
as the technical side of the question is concerned, there is 
greater harmony than there was in 1905. It is only 
fair to add that at that time it was illegal for supply 
authorities to associate," and for that state of affairs the 
engineers could not be blamed. The difficulties which 
have confronted us in London are, of course, all due to the 
parochial system established by the early Electric Lighting 
Acts, and a host of vested interests have been created which, 
it seems, will only be co-ordinated under compulsion. 
Whatever be the meritaof theCounty of London Co.'s scheme, 
it is very clear that the Commissioners have a most difficult 
problem in front of them, and it is fortunate that under the 
Act of 1919 they have certain powers of compulsion. А 
provisional area has been scheduled ав a London electricity 
supply area, over which, eventually,a Joint Electricity Board, 
in some form, will exercise control. Complete technical and 
administrative schemes have been called for, and March 31st 
next is the date by which these must be submitted to the 
Commissioners. The public inquiry, which isto be held as 
soon after that date as possible, will inevitably be a pro- 
longed affair ; and it was a wise precaution on the part of 
the Electricity Commissioners last May to call together all 
the parties concerned with electricity supply in London, and 
urge upon them the vital necessity of pooling their brains 
in an endeavour to prepare a joint scheme. 

Since the Commissioners came into office they have 
sanctioned 150,000 Kw. of extensions to existing stations, 
simply because they have no other alternative if the increas- 
ing demand is to be met before the much-talked-of capital 


London's Elec- 
tricity Supply. 


station, or stations, are built, which obviously cannot be for 
several years. The Commissioners, who, naturally enough, 
have been making the most minute inquiries into the 
demand and means for meeting it in London, have been 
impressed with the shortage of plant in existing power 
tations to such an extent that they are seriously concerned 
as to the outlook during the next three or four years unless 
every possible step is taken to cope with the situation. 


To what alternative site did Sir 
Alexander Kennedy refer as suitable for a 
super-station for London? This was the 
question that exercised the curiosity of those present at the 
recent inquiry held by the Electricity Commissioners. All 
the information vouchsafed was that there were over 40 
acres available, and that negotiations had taken place. 
The riddle naturally invites guessing. Although the only 
information given was that it was west of Barking, it is 
obvious that the inquiry is narrowed down to very small 
limits. On the north bank there is practically only the 
Thames Ironworks site, and as Sir Alexander Kennedy 
himself ruled this out, the site must inferentially be on the 
south side. There the low marsh land rules outa long 
stretch, so that no suitable sites occur until we get to the 
Angerstein property, and the peninsula owned by the South 
Metropolitan Gas Co. Higher up the river anyone would 
draw ablank. As the works of the Gas Co. occupy a great 
part of the peninsula, it seems obvious from inspection that 
a suitable site would be the eastern side of this peninsula 
looking down river, where, although the land behind is 
below river level, there is a broad track at the river-edge 
artificially banked-up. This, therefore, would appear to be 
the site that fits in with Sir Alexander Kennedy’s hints. 
If anyone knowing the district can make a better guess, we 
shall be interested to receive it. 


fhe Mystery 
of the Site. 


ALREADY the outlying branches of the 
Institution of Electrical Engineers are 
beginning to  bestir themselves, and 
shortly the great organism of over 8,000 members will 
resume its customary activities. The question is naturally 
being asked: When shall we regain possession of our own 
headquarters on the Embankment, and cease to be indebted 
to the hospitality of the Institution of Civil Engineers ? 

Unfortunately, no positive answer can be given. The 
Office of Works is in no way incommoded by its continued 
occupation of the handsome halls of the I. E. E., in which it 
has quartered the Ministry of Pensions, aud, therefore, it is 
in no hurry to surrender the premises to its rightful 
occupants, in spite of the efforts repeatedly put forth by the 
Council to regain ion. So far as we can gather, 
there is no prospect of re-entry during the coming session. 

On the other hand, the members wiil bear in mind the 
darksome forecast of the Past-President, Mr. Roger Smith, 
who indicated that the loss of revenue coincident with the 
return to the Embankment would necessitate an іосгеаєе in 
their subscriptions, and find some consolation in their exile. 

The attitude of the Office of Works towards the Insti- 
tution is apparently in harmony with that of the Depart- 
ment of Scientific and Industrial Research towards scientific 
societies in general with regard to the cost of issuing their 
publications. The Department professes to be fully 
sensible of the danger to scientifi; research which must 
result from a limitation of the facilities for publication,” 
but declares that that is none of its business, and the 
societies must look after themselves. A grant in aid of 
scientific publications would be “ a grant for the assistance 
of a particular section of the community,” and as it does 
not happen to be that particular section of the community 
which the Department chooses to assist — fu ne fait rien. 

So it is with the Office of Works; it is only a scientitic 
society that is homeless—what does it matter? It will not 
be forgotten that Sir Alfred Mond wished to annex the 
British Museum for his myrmidons. 


The I. E. E. still 
Homeless. 
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THE MECHANICAL DETAILS OF D.C. ARMATURE CONSTRUCTION. 


By "A LONDON FOREMAN." 


Tue following is a detailed account of the methods of 
construction and ultimate assembly of the elements 
which go to form the mechanical engineer’s part of a 
D.C. machine, coniprising the shaft, the spider, the 
clamping plates, keys, feathers, and coupling. 

It will be shown that there are things in the mechani- 
cal, as well as in other worlds, which seem right to а 
man, but the end thereof is most undesirable; and the 
subject of this article is one of those. things, which can 
be more easily passed or rejected, when one knows 
precisely the operations passed through during con- 


struction and assembly. As it is intended to deal with - 


the mechanic's side of the subject, rather than with that 
of the designer, no particular design is contemplated. 
Various sketches, however, are given for the purpose of 
more clearly illustrating the points touched upon. 
The Armature Shaft.—The shaft should be made of 
steel, of Siemens-Martin or equal quality, which, having 
been cut off to the desired length with a power 
saw, 18 conveyed to the lathe. It is gripped at one end 
in the four-jaw chuck of the lathe, and cradled in the 
steady while the turner makes a fairly deep conical 
impression in the opposite end with a strong centre- 
punch. A lathe centre kept for the purpose, fixed 


(as is usual) in the poppet mandrel, is applied to the 
conical indentation already made in the end of the 
shaft, and the shaft running on this temporary centre, 


=> . Ј ооо со ооо о 


Ед. 1.—-8РІЮЕВ AND CLAMPING 
PLATE, FULL TAPER BORE. 


the turner skims a few inches off the length of the shaft 
true and smooth. He then runs this turned portion in 
his steady, and after facing the end of the shaft 
to the desired length, the shaft is permanently centred, 
with a combination drill and countersink of the well- 
known '' Slocomb ” type. The angle of the countersink 
and the size of the centre drill vary according to the 
weight of the shaft. If it is light (say, under 5 cwt.) 
a 60 deg. countersink and a 3/16-in. drill are used, 
while for shafts above that weight, а 90 deg. counter- 
sink and a correspondingly larger drill are used. 

The shaft, having been suitably centred at one end, the 
standard poppet centre, with а dab of Russian tallow 
on its tip, is run up, and turning is commenced. The 
shaft being roughed out to within a few inches of the 
chucked end (if a short shaft), and within a similar dis- 


tance of the necessary steady (if a long shaft), it 


їз reversed in the lathe, and while it is again running in 
the ''steady " the previously-chucked end is centred, 
and the end faced to dead length, and roughing out is 
finished. It is regarded as a truism by all first-class 
turners, ever and always observed, that no part of the 


turning of a shaft should be completed until all is 


roughed out. 

The shaft should now be turned to within about 
.040 in. of finished diameters, all shoulders finished to 
length, and“ necked for grinder’s clearance. Kev- 
ways and feather-ways are then milled, and the shaft is 
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Fig. 14.—SPIDER WITH PARTS OF 
SHAFT-TAPER BORE. 


ground to ''Newall" limits in a Landis plain 
grinder. - Unless the shaft is urgently required, 
it should not be ground immediately, as far 


greater accuracy and dependability will be secured 
if the shaft is allowed to lie around, to breathe,’’ 
and to “© weather for a time. Rolling and hammering 
strains are, during this time, relieved, thus preventing 
any departure from truth and dependability subsequent 
to the grinding and finishing of the shaft. It will be 
noted that an ultra-practical tone has been written into 
the above, and it is intended there should be, for though 
to many the turning of a shaft appears to be one of the 
simplest of a turner's jobs, the warped armaturé-shafts 
frequently seen bear unmistakable evidence that many 
turners’ standard of ultimate truth is'a low one. 

The Spider.—Every designer of р.с. machines has his, 
own fancies in respect of a desirable form of spider. 
Various designs are equally good, and as long as it can 
һе firmly fixed to the shaft, properly support the arma- 
ture core, and lend itself to conveniently fixing and 
controlling the clamping plates by which the core is 
held, little fault can be found. The writer, however, 
rather favours the design shown in figs. 1 and la, which 
if made with the clamping plates in steel alloy, is good 
and reliable as a base on which to build a durable core 
und armature. | 

Before proceeding to tell how such a spider should be 
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F1G. 3.— MR. V. 
PENDRED'S EXPERIMENT. 


Fd. IB. —8PIDER WITH BORE > 
BAVING TWO DIAMETERS. 


prepared, and properly keyed to its shaft, it were well, 
it is thought, to attempt to dispose of, and for all time 
explode, а common error in respect of the required 
quality of the fit of a spider on its shaft. 

Cases have been known where the spider has been 
bored so that it has been pushed bang up to its place 
on its shaft by hand. This is a flagrant error—an 
acknowledgment of ignorance of the precise require- 
ments—and fitters should be taught that there is greater 
need for a force fit than exists in respect of spur. bevel, 
or double helical wheels and shafts. In the case of the 


former, the bad fitting 1s covered by many pounds' 


worth of work of core-building, armature winding, and 
commutator connecting, which all has to be undone if 
the fit of the spider gives out. In the case of the latter 
only that particular wheel is involved, if its fit on the 
shaft fails. So a spider should be as near by as pos- 
sible ‘‘ integral ’’ with the shaft, and in some well- 
Known designs shaft and spider are forged in one piece. 
Tight feathers do not help slack. fits, but cause serious 
trouble, as will be shown. Let no man, therefore, pass 
a badly-fitted spider. If he does, '' the sword of Damo- 
cles” in the shape of a doubtful armature will hang 
over his head, and he is bound to hear about it later. 
The futility of expecting a good job from a loosely- 
fitted spider and good fit with the feather is so obvious, 
too. Held at the points only, and these diametrically 
opposite, the feather soon gets ''chewed away, the 
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spider will then knock at each revolution, апа the more 
it knocks the more it will wear; and the more it wears 
the greater will be the knock. Damage is geometrically 
progressive, and the chain of destruction will extend and 
become complete, with armature winding and binding 
broken, commutator and brushes, and journal seats 
ruined. There is no remedy but to strip the shaft naked, 
skim up the shaft, re-cut the feather-ways, and fit a 
new feather and a new spider; and all because the от1- 
ginal spider did not properly fit its shaft. The spider 
shown in figs. 1 and la has eight projections, and is 
suitable for an armature to carry about 1,100 amps. 
at 240 volts, and to run at about 475 r.p.m. The pro- 
jections are provided for the purpose of holding the 
eight 1l-in. dia. studs (or bolts) which control the 
relative position of consecutive core-plates, and which 
also are responsible for the tightness and hardness of 
the required laminated core. 

Though parallel bores are strangely common among 
D.C. designers, for the purpose of absolute security of 
attachment of the spider to its shaft, I favour a bore 
with а substantial taper (as shown in figs. 1 and 1a). 
If compelled to forgo my desire for a tapered bore, I 
would still refuse to resort to the '' full parallel," and 
would rather adopt a parallel bore having two dia- 
meters; for it is far easier to make а good fit of these 
two diameters than to draw on a spider of such a length 
as is shown to a full parallel, and get a good result 
(see fig. 1b). 

Deciding on the taper bore, the spider should be 
bored, and the horns roughed out. It is then placed on 
the slotter, to have the two feather-ways cut. 

Being passed to the fitter, the feathers should be 
nicely fitted, and in that connection some straight 
talk is necessary. The feathers must be fitted. They 
must not be a drive fit, as they frequently are, but 
must just fit endwise and sideways too. Just a push 
fit and no more. There is only one other factor posses- 
sing greater responsibility in respect of sprung and 
bent shafts than a feather florged in with а heavy ham- 
mer. Fitting“ is demanded—and nothing else will 
suffice. ` 

Does not one frequently see feathers, even in much 
smaller shafts, loose sideways and tight endwise? A 
caulking tool is used to make a good fit sideways—an 
execrable method which later tells its tale in sprung 
shafts while the machine is running. 

It is agreed that these advices partake of the super- 
latively meticulous, and though familiar to a few, are 
a closed book to many. Yet they are as imperatively 
necessary for producing a well-constructed and durable 
D.C. armature as any other thing in relation to it. 

In fitting the spider on the shaft, let tlie taper be a 
fit, and stand a few thousandths beyond the shaft. The 
feathers should be just a fit sideways and on top, and 
the spider should be held up with a good retaining nut, 
held from slackening by the grubscrew shown. 

It will be necessary, just here, to make a digression 
by а few remarks about nuts in general. 

Clamping nuts for p.c. armatures are, more often 
than not, made on a stock order, and are given 
to lads or to equally cheap labour to face and screw. 
They are screwed, and they are faced, but unless the 
face of the clamping side is dead true with the screwed 
hole, and the rule is made that the unchamfered side 
must always face the spider, potentialities exist in that 
nut for spoiling shafts. "There is no need to show how 
an untrue nut bends a shaft, for it will be obvious to 
every reader. | 

Clamping Plates.—There are various forms and de- 
signs of clamping plates to choose from, but all must 
possess sufficient strength to effectively harden the 
laminated core, by means of the core-bolts provided. 
They should not be abnormally heavy, should have a 
uniform section, and should be well ribbed on the out- 
side. They should be turned all over on the inside— 
the castings being set true with the unmachinable part 
їп the chuck. The spider having been turned to а 


diameter suitable for the core-plates to drop over without 
shake, the ends of the spider which compose the seats 
for the clamping plates are turned 4 in. less in diameter 
than that part of the spider on which the core-plates 
fit. The clamping plates are also bored to a diameter 
+ in. less than the diameter of the core-plates, this pro- 
viding a limit of distance beyond which the clamping 
plates cannot pass. 

The method by which the half round slots in the spider 
аге made to precisely correspond with those of tlie 
core-plates is really а shop secret; yet as the writer is 
the originator, it may be divulged. 

There was a time in the early history of such arma- 
ture design when manufacturers precisely divided out 
and milled the slots in which to place the spider bolts, 
and on which the semi-circular holes in the core-plate 
stampings were required to abut. "The pitch, for four, 


' Bix, eight, or twelve or more divisions, was mechanically 


divided—the makers of the machine depending abso- 
lutely on the accurate pitching of the slots in the core- 
plates by the stampers. But they, the armature builders, 
“© reckoned without their host, for it happened more 
than once that the spider being perfectly milled before- 
hand, the plates came along, and were found to be not 
equally pitched as regards the bolt holes. бо the rule 
should be under the circumstances to wait until the 
core-plates arrive, and use the plates as templates for 
inilling the slots in the spider. 

The Coupling. lt is desirable above all things that the 
coupling face and its spigot should run ‘‘ dead true 
with the shaft. The method recommended is to chuck 
it by the boss, arid rough face the flange and edge. 
Reverse in chuck, and bore and finish the boss. It is 
then slotted, and forced on the shaft, and keyed with 
Keys forged on stakes. The shaft and coupling is then 
put in the lathe, the edge and face of the coupling 
finished, and the spigot turned to a drilling jig. ‘The 
shaft and coupling and drilling jig are then taken to 
a horizontal drill, and all holes are jig-drilled through 
hardened cast steel bushes. 

By these means а perfect job is made, and if its 
fellow is drilled in a similar manner, а condition of 
absolute concentricity of adjacent shafts is obtained, far 
more to be desired than those resulting from the slip- 
shod method often employed of finishing couplings in 
pairs, and keying each on its respective shaft, trusting 
to Providence to keep things true. 

Balancing.—' The machine we have in our mind is 
required to run well and truly for the term of its natural 
life. The shaft, with the spider and clamping plates, 
will therefore need to be very carefully balanced. Hav- 
ing no other means we must resort to static balancing, 
and that method with reasonable precautions will satisfy 
all our needs. To succeed with static balancing ortho- 
dox lines must be departed from. The usual way is to 
balance the assembled parts on knife edges. 1 balance 
the parts separately and then when assembled, and 
knife edges I have no use for. Many years ago, I had 
the privilege of witnessing an interesting experiment 
carried out by Mr. Vaughan Pendred. While following 
closely an investigation of the width of a flat forced on 
the periphery of а locomotive engine wheel, he had a 
polished wheel and а rail also ground and polished. 
He placed about 20 tons weight on this wheel. Having 
done that, he tried how close together he could insert 
gold leaf on each side of that wheel and between the 
wheel and the rail (see fig. 2). He could not get those 
two pieces of gold leaf to meet by 1g in., proving that 
а flat existed on that wheel base all but 18 in. wide. 

Could I or any one else who had seen that experiment 
use “‘ knife edges"' to balance heavy armatures on? I 
use balancing strips deep and broad, and truly ground. 

In concluding this purely practical article, in which 
appear advice and warnings so obvious, perhaps, to 
коше as to be but a small distance removed from the 
region of platitudes, and which may appear to him who 
never thinks to be fads of no value, it is hoped: that 
this gospel of meticulous exactitude will find its way 
into other shops besides those of the writer. 
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'HELD as usual at Olympia, and organised by the Society of 
Motor Manufacturers and Traders, Ltd., the fourth Inter- 
national Commercial Motor Exhibition was opened by Sir 
E. Geddes, Minister of Transport, on the 15th inst., and 
closes to-morrow. The eventsof the past few years having 
demonstrated the value of the business motor both for 
passenger and goods transport, have made the 1920 show the 
largest and most representative one that has yet been held, 
and this year’s exhibition differs widely from the last one, 
held in 1918, not only with regard to the vehicles themselves, 
but also in connection with the accessories for facilitating 
the handling of the goods carried, and with passenger-carrying 
bodies. | 

The exhibition is divided into five sections, comprising 
in all some 207 exhibitors. Of this number, 76 firms are 
showing commercial vehicles, five of ‘which firms have 
electrically-propelled vehicles on view ; 16 firms exhibit in 
the body-work section ; 20 in the tire and wheel section ; 
while in the accessory and component parts section there are 
some 85 exhibitors, of whom about 20 show electrical 
accessories. - 

The exhibits reveal a wide range of motive power as well 
as of methods of application, also the possibilities of the com- 
mercial vehicle in the service of the community. The 
three main types of prime mover—petrol, steam, and elec- 
tricity are well represented. As usual, petrol vehicles are 
in a numerical superiority ; steam-driven vehicles come 
next, and show decided progress in certain directions. As 
for electricity, a rival to both, it has some practical 
representatives, usually as the sole motive power, though 
there is one instance of its combination with an internal- 
combustion engine in the form of the well-known petrol- 
electric drive. Alternate fuels are employed with several 
types of internal-combustion engines, and the purpose of 
the vehicles being so varied, it is not surprising that their 
capacities range from 2 or 3 cwt. to 7 tons. "The majority 
are solo vehicles, but others are capable of drawing loaded 
trailers up to the number of three. | 

Time- and labour-saving properties are a feature of the 
exhibits; for instance, various devices for loading and 
unloading the vehicles, by end or side-tipping bodies, are 
on view. There are, in friendly rivalry, machines which 
effect this by their engine power, in others the tipping 
device is hydraulic, while last, but by no means least, elec- 
tricity is relied upon in other types for the purpose, the aim 
being in every case the same—dispatch, time and money- 
saving. Very marked is the tendency towards fitting 
pneumatic tires on commercial vehicles. They offer the 
advantages of permitting higher legal speeds, and of insu- 
lating the vehicles from road shocks. Pneumatic tires are 
fitted to both front and rear wheels, sometimes in pairs, and 


at others singly, on the back wheels ; in the latter case they - 


-are of exceptional size. 

The accessories, which are housed in the gallery, are of 
much interest ; a large number of tommercial vehicles are 
now lighted electrically, the lamps being supplied either 
from a battery of accumulators or from a small generator. 
No less than 50 lorries, omnibuses and commercial cars are 
equipped with С.А.У. outfits, all the other British makes 
only total 17 amongst them. Ignition is on the magneto 
system, and impulse starters, which give a rapid kick to 
the magneto armature, are becoming more and more popular. 

In the main, the exhibits are British products, but good 
examples of American, Canadian, French, Swiss, and Italian 
manufactures are on view; amongst the foreign makes 
American vehicles predominate. 

A conference on fuels, organised by the Empire Motor 
Faels Committee during the period of the show, occupied 
two days—viz., October 18th and 19th—whilst the Roads 
and Transport Section, organised by the Roads and Trans- 
port Committee, occupied the two following days. The 
whole of the proceedings were organised by the Imperial 
Motor Transport Council. 
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COMMERCIAL MOTOR EXHIBITION. 


In what follows a brief description is given of the 
electrically-propelled vehicles and the electrical accessories 
that are exhibited. 


Messrs. NEWTON BROS. (DERBY), LTD.—The “ Newton " electric 
battery vehicle is à new-comer. The firm manufactures A.C. and 
D.C. dynamos and motors up to 2,000-Kw. capacity, reversing planer 
drives, and generators for wireless and heating purposes on aircraft. 
The vehicle exhibited, fig. 1, consists of a 3°5-ton lorry having a 
platform space of 16 ft., and it is shown just as it arrived from 
Derby by road carrying a full load. Two motors are employed to 
drive the vehicle, one being geared to each of the rear wheels, thus 
dispensing with the differential. The motors are mounted on 
springs in such а manner that no road shocks can be transmitted 
to them except through two spring systems in series, and the 
motors are arranged so that they can be replaced in the minimum 
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Fig. ],—NEWTON ELECTRIC VEHICLE, 


of time and without dismantling the rear axle. The final drive is 
through one pinion and an internal spur wheel for each motor. 
The controller, motors, &., are dust-proof and easily accessible, 
and the whole vehicle appears to be well designed. А special body 
adapted for refuse collection is fitted, the tipping gear being 
operated by an electric motor having а 6-H.P. torque and only 
weighing 76 lb. Other exhibits consist of a selection of traction 
motor armatures and parts together with а battery-charging panel 


Еа. 2.—WIRELESS TELEGRAPH MoTOR-GENERATOR. 


and motor generator. А 150-watt, 1,500-volt, 4, 000-R. P. M. air screw 
driven generator, which only weighs 11'6 lb., is on view, together 
with a slightly larger machine fitted witu a separate exciter to ` 
eliminate the commutator "ripple" when used for wireless tele- 
phony. A low-pressure machine for heating the airmen's clothing, 
Ko., by electricity is also shown, as well as a motor generator of 
small dimensions, fig. 2, as used on board the airship R34 when 


crossing the Atlantic ocean. The machine is driven by a battery 


and only weighs 11°25 lb., its dimensions being about 12 in. long 
by 3 in. diameter, giving an output of 160 watts at 1,200 volta 
when running at 6,000 R. P. u. 
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Messrs. RICHARD GARRETT & Sons, LTD., one of the associated 
firms forming Agricultural and General Engineers, Ltd., are show- 
ing, in addition to several steam-driven wagons and trailers, a 3˙5- ton 
electric vehicle, which is built generally in accordance with 
accepted practice. Its design several good features, 
amongst which is the arrangement that when the vehicle is 
stopped, the control handle must be returned to the neutral 
position before it сап be restarted. The single driving motor is 
series-wound, and capable of withstanding 300 per cent. overload. 
The drive is by silent chain from the motor to a countershaft, and 
thence by roller chains to the road wheels. 


Messrs, RANSOMES, Sims & JEFFERIES, LTD., show two steam- 
driven tractors, as well as two large and two small “ electrics.” 
The latter comprise a 2'5-ton chain-driven chassis, having single 
reduction double-helical gearing for each of its two motors. The 
vehicle is a new model exhibited for the first time; it has a 12-ft. 
platform space, and the design follows the arrangement of the 
standard 3:5-tonner. А 3˙5-ton tipping wagon intended for refuse 
collection is shown fitted with two driving motors which drive the 
rear wheels through chains. The vehicle is one of six similar ones 
sold to the Hammersmith Oorporation. Turning to the smaller 
machines, a standard “O” type truck designed for railway work 
is on view; it is fitted with an elevating table operated by a 
separate motor, and capable of lifting 4,000 lb. on the table. A 
standard 2-ton factory truck of the "B1" three-wheel type is 
also shown. 


THE GENERAL VEHICLE Co., LTD.—At the time of our visit 
there was only one vehicle to b» seen on the company’s stand, 
although it was intended, we believe, to exhibit the following :— 
A 5-ton standard chassis with “Ironclad” battery; a 3-ton 
standard chassis fitted with a special electrically-operated tipping 
wagon; and another 2-ton chassis with a special van body. 
Standard spare parte were also to be shown. The motor fitted to 
these vehicles is of the totally-enclosed series- wound type 
supplied by the B.T.H. Co. to the company's own design, and is 
suspended by a bar pivot to the side frame members just ahead of 
the rear axle; ball bearings are provided, and the drive is by 
chain. Pinion and sector steering gear, double reduotion trans- 
mission, and two brakes аге fitted. Five speeds are given in the 
forward direction, and two reverse. G.V., Ironclad, or Edison 
batteries may be installed at the option of the pnrohaser. 


MEssRS. CHRISTOPHER Dopson. LTD. show а single-deck 
omnibus body mounted on а Tilling- Stevens petrol-electric 
chassis, and 

MEssRsS. TILUING-STEVENS Motors, LTD. themselves exhibit 
two fine petrol-eleotric vehicles. It will be noted that а donble- 
laminated spring drive is employ:d between the engine and the 
dynamo. Also that a new centrifugal type of governor ie 
employed, and that in the new chassis the rear axle oarries 
renewable steel sleeves, on which bear the floating wheel 
_ bushes; the sleeves can be turned through 180 to pre- 
sent new wearing surfaces. The firm shows two 3-4-ton 
petrol-eleotric chassis, one stripped and the other fitted with a 
special saloon 32-seater 'bus-body, incorporating a separate driver's 
cabin ; and a 24-ton stripped chassis, provided with the more con- 
ventional drive, i.e., four-speed-and-reverse gear-box and propeller 
shaft to an overhead worm-driven rear axle. Several alterations 
have been made in the design of the 23-ton petrol chassis ; 
the show model is fitted with а centrifugal type engine governor, 
C. A. V. electric lighting equipment and С.А.У. self-starter. The 
pe'rol-eleotrio, chassis with the saloon bus body is similar to the 
well-known T.S. 3 A type, with its 4}-in. bore by 5}-in. stroke 
engine, except that the wheel-base is 15 ft. 6 in., instead of 
14 ft. 6 in. Also, the steering gear is situated outside the frame, 
as the driver, in his enclosed portion of the vehicle, sits to the 
right of the dash, although his compartment does not project from 
the rest of the body either at the front or side. The latest T.S. 4 
petrol-electric type of chassis embodies improvements; for instance. 
the size of the engine has been increased from 4} in. by 6 in. to 
5 in. by 6 in., and, as in the 24-ton model, the bottom half of the 
crank-case has been made removable without otherwise inter- 
fering with the engine and its alignment. One important alter- 
ation is in the carrying of the engine. It is now held in a 
three-point suspended sub-frame, the front end of which can rock 
on a bearing bolted to the front cross member of the frame. A 
detail improvement lies in the holding of the valve spring collars. 
As regarde the dynamo, the cast-aluminium fan is now at the 
coupling end of the unit, and set within the casing on the dynamo 
shaft ; thus placed, it is unnecessayy to dismount the fau in 
order to remove the commutator cover, as had to be done previously 
when the fan was outside the unit and mounted at the commutator 
end. Practically the same type of electrical unit ie used as a 
motor, except that it is turned round longitudinally, and the field 
coils are different. If one spare armature be carried, it will fit 
either unit, as the housing and brush gear are identical. Great 
improvements have also been made in the new axle. This, as pre- 
viously, is worm-driven, the worm gear and differential being 
carried by the cover which forms the worm casing. Another 
feature is that the axle is designed to take-Timken tapered roller 
bearings for the wheels without alteration other than the subati- 
tution of new oil throwers and the removal of the bearing sleeves ; 
different wheels must, however, be provided. Pressed steel brake 
drums are employed in lieu of cast, and both brakes are of the 
internal expanding type, whereas, in the ola models, the exterior 
brake was one of the external contracting type. In addition, the 
size of the drums has been increased, and the space between them 
widened, in order to give better heat-dissipating properties. As 
usual, the control and speed regulator are carried in separate 
aluminium housings. In the case of the chussia fitted with a 


saloon 'bus-body, these housings are placeed at the driver's side of 
the dash. . 

T.S. petrol-electrios are no longer a novelty ; they are sound and 
workmanlike, particularly suitable for passenger carrying in both 
flat and hilly country. All who have ridden in omnibuses or 
coaches of this make agree on their smooth, silent, and reliable 
running. 

Turning, in conclusion, to the accessories and component parts 
section of the exhibition, the electrical equipment shown comprises : 
Combined and separate lighting, self-starting, and ooil-ignition 
sets ; lamps of various types; acoumulators; magnetos ; sparking 
plugs; wire and cable ; electric horns ; switchboards ; and inetru- 
рар Ko., which are exhibited by one or more of the following 

rms :— 

Messrs. Bulpit & Sons, Ltd.; Allen Liversidge, Ltd.; Leo Swain 
and Co.; the Imperial Motor Industries (1917), Ltd.; Messrs. 
Brolt, Ltd., and О, A. Vandervell & Co., Ltd.; the Rotax Motor 
Accessories Co., Ltd., and Apollo Plug Manufacturing Co., Ltd. ; 
Messrs. Joseph Lucas. Ltd.; 8. Smith & Sons (M. A.), Ltd.; the 
British Thomeon- Houston Co., Ltd.; Messrs. Conner Magneto and 
Ignition, Ltd.; Brown, Bros., Ltd.; North & Sons, Ltd.; Simms 
Motor Units (1920), Ltd.; Bipaults, Ltd.; the British Lighting and 
Ignition Co., Ltd., A. C. Sparking Plug Co., Ltd., and the Cooper- 
Stewart Engineering Co., Ltd. ` 

THE ÁRROTA ELECTRICAL AND Motor ACOESSORIES Co., LT D. 
—The "Arrow" direction indicator for motor vehicles, which 
indicates at both front and rear, and is illuminated for night use, 
has undergone some improvement. The signaller, which repre- 
sents a desirable acoessory for car or Jorry, consists of two arrow 
indicators, one fitted at the front, avd the other at the rear of the 
vehicle, and each gives four signals —ahead, left, right, and stop, 
according to the direction in which the arrow ie pointed. The 
device is operated by a lever, and is suitably illuminated for night 
use; each time the signals are malle, the electric horn is auto- 
matically sounded. One insurance company is stated to give a 
10 par cent. reduction on its car insurance premiums in cases where 
the device is fitted. 

- Another "gadget" is designed to enable the driver of a 
charabanc to hear a vehicle which has come up behind him, апа 
whose driver wishes to pass. It is called the charaphone,“ апа 
consists of a megaphone placed ia a sound box at the rear of the 
coach, connected by a tube to a reæiver fitted beside the driver's 
goat. 

Messrs. EvugROL PATENTS L*p.—The firm's electric horn 
operator consists of a light ring placed inside, and concentrically 
with, the steering wheel in such a position that the thumb of 
either hand falls naturally on it ; a slight pressure on any part of 
the ring will sound the born. 


BXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR SEPTEMBBR, 1920. 


THE official returns of electrical exports and imports for the month 
of September, which we publish below, show, as regards the 
exports, a total of £1,145,191, which, compared with £1,085.914 for 
the previous month, records an increase of, roughly, £60,000 on the 
month's business, the increase occurring principally in electrical 
machinery exports, whilst average values have been well maintained 
in all other sections. 

The electrical imports figures for September, £298,382, show a 
slight increase (£14,000) on the August total. 

The re-exports of foreign and Colonial electrical material have 
shown an upward tendency for some months, the September value 
of £20,398 being £6,000 in excess of the previous month. 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR 
SEPTEMBER. 1920. 


Exports. Imports. Re-exports. 
Electrical goods and apparatus E 209,582 £92,958 £6,572 
(unenumerated) 
Insulated wire ... кә бее 826,455 17,768 1,360 
Glow lamps Gs € ves 33,937  . 10,857 518 
Arc lamps and par ТЕ ar 4,406 1,030 ae 
Batteries ... 288 ids Vus 66,441 10,796 11 
Meters és iai i 38,415 11,300 6,659 
Carbons ... 221 ie 8,084 10,674 182 
Electrical machinery : — 
Railway and tramway motors... 6,052 — — 
Other motors and generators . ... 146,520 — — 
Electrica] machinery  (unenu- 
merated) E jus -— 104,382 117,602 8,710 
Switchboarda (not telegraph or 
telephone) eu se i 12,960 216 50 
Telegraph and telephone c 1ble 
and apparatus :— 
Telegraph and telephone wire 
and cable (not submarine) ... 48,389 799 = 
Submarine telegraph and tele- 
phone cable one as 12,992 — -— 
Telegraph and telephone instru- 
ments and apparat un T 75,516 24,486 1,316 


Total. . 81,145,191 


£298,382 £20,398 
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SOUTH AFRICA: A NEGLECTED MARKET. 


Mr. W. G. Wickham (Н.М. Trade 
Commissioner in South Africa), whose 
recent report is summarised below, was 
a witness during 1918 to a movement 
amongst manufacturers which filled him with great 
confidence in the future of the British engineering 
trade. He found works reconstructed with modern 
economical lay-out, and employers full of knowledge 


Need for 
British Effort. 


of marvellous economies resulting from bulk production | 


and repetition work. Surprising figures of estimated 
output and prices for post-war products’ were shown 
him. The United Kingdom was going to give accurate, 
reliable British quality superimposed on the American 
style of cheap*mass production, with a standardisation 
far more close than had ever been attained by rivals. 

Yet Mr. Wickham finds no fulfilment of the hopes 
engendered by these representations. Practically none 
of the ground lost was regained during the first com- 
plete year after the armistice; nothing was done 
to demonstrate in South Africa the advances made in 
United Kingdom manufacturing practice and products 
during the war; no direct evidence was forthcoming 
of preparations for more systematic distribution and 
better methods of pushing British goods when acceptable 
deliveries were possible. It will not, therefore, be con- 
sidered a work of supererogation to urge a few reasons 
why this position should be remedied. First, the work 
of electrifying large sections of the South African rail- 
ways is to be taken in hand at a very early date. Most 
of the leading municipal and other power stations are 
not only unable to give extended service, but are still 
finding difficulty in coping with existing demand for 
current. Further, a renewal of German competition 
is not far distant. 


Mr. Wickham refers to the impossibility in the Union 
of getting accurate facts as to the real increase in manufactur- 
ing cost. Generally speaking, he adds, manufacturers have 
made no endeavour to give any precise figures to justify 
sudden increases in their prices. 

It seems clear that had British manufacturers been able 
to give delivery and to quote reasonable. prices they could 
have done a bulk of trade in all competitive lines which would 
have re-established their pre-war hold on the market, and 
put all pre-war records of turnover into the shade. The 
enormous reserve stocks of German goods which some people 
believed to be ready to be dumped into all British markets 
as soon аз war ended have not yet appeared. American manu- 
facturers have, as the year progressed, been to an increasing 
degree handicapped by exchange rates, and British manufac- 
turers have, to a proportionately increasing extent, been 
assisted in competition. For a great part of the year freight 
space has been not only available but actually wasted on 
outward voyages. 

A second consideration which is discon- 

Methods of certing, and a source of disappointment re- 

Distribution. lates to methods of distribution overseas. 

Some considerable time before the armis- 
tice а movement became visible in the direction of combines 
among manufacturers, either a complete fusion of interests, 
an amalgamation of firms manufacturing the same goods, or 
a looser combination of such firms merely for reducing com- 
petition among themselves by arranging prices. An alternative 
plan developed about the same time for combining a series 
of manufacturers whose products were allied or supplemen- 
tary to one another's, as for instance in the electrical or the 
machine tool trades. A third alternative system, of which 
a few instances are in evidence, is to combine a series of 
firms which specialise on parts and components, and to set 
each to narrow its specialisation so as to obtain from a 
series of works a bulk production without any duplication or 
overlap of all the component parts, which are then assembled 
in a new joint works. These different types of combines have 
been formed in the course of the last two or three years, and 
are of the greater importance owing to the fact that a large 
proportion of the individual firms forming these combines 
have during the war enlarged and rearranged their works, вув- 
tematised their methods, and increased their output con- 
siderably. 

It was hoped that such steps towards economy in production 
would be followed at a short interval by similar efforts to 
reorganise and produce greater efficiency and economy in 
distribution. "There has, however, been little indication that 
the study of this big question has yet been undertaken. 

The large amalgamations, combines, and price agreements 
of the last few years nre. of course. not confined to the en- 
gineering trades, but it is those which are concerned with 


different branches of engineering, such as agricultural and 
electrical machinery, wire ropes, steel, machine tools, railway 
locomotives and rolling stock, motor cars, &c., which are 
chiefly concerned with the question of scientific distribution. 
In most of these trades, so far as this market is concerned, 
distribution has been in the past of necessity expensive, if 
not faulty and extravagant. In many, there has been no 
sort of co-ordination of effort except possibly—and so far as 
the manufacturer is concerned, fortuitously—through the 
uncontrolled initiative of the agent. . 

In each and all of these lines the competitive representation 
of many makes made highly-paid and technically-qualified 
experts on the spot almost an impossibility, while even the 
addition of large percentages of remuneration left no very 
considerable profit to ugents on the small turnover. In the 
electrical trade, again, we were in competition with a few 
е large, and very highly organised, firms, organised as 
highly for publicity, for study of local conditions and needs 
and for distribution, as for manufacture. 

All of these could, without any waste or extravagance, 
afford to have their own sales organisations on the spot and 
ample qualified specialists in every branch of the industry. 
The very much smaller British firms, which, for the most 
part, fail to obtain economy in manufacture, owing to spread- 
ing their energies over а wide range of goods simultaneously, 
were unable to secure adequate efficiency or economy in dis- 
tribution. Being in competition with five or ten manufac- 
turers each had to have separate representation. Not all 
could find really technically qualified representatives. In 
order to provide an adequate turnover many of the local 
merchant agents had to take on agencies in far more branches 
of engineering than they could really do justice to. At the 
very best the system involved an enormous duplication of 
effort, both in technical staff and in travelling canvassers, in 
office premises and in staff. 

In view of the foregoing considerations, it was natural to 
suppose that the newly-formed amalgamations would show 
effort towards the study of local conditions and systematising 
representation in the South African market. Н.М. Trade 
Commissioner has seen no direct evidence of such initiative. 
He says:— | 

“From the рош} of view of United Kingdom manufac- 
turers, practically none of the ground lost during the war 
has been regained during this first complete year after the 


 armistice; still less has anything been done to show the 


advances made in manufacturing practice and products during 
the war. In manv directions ground has been lost; and it 
may almost be surmised that if Germany had been able to 
compete, and if America had not been handicapped by ex- 
change rates, it would have been found difficult for the 
United Kingdom even to keep the leading place a8 а supplier 
of goods to South Africa.” 

As regards electrical plant and supplies, 
reports received from public bodies all tend 
to indicate that there is still a shortage, 
and that plant on order for very long 
periods has not yet been delivered. Most of the leading 
municipalities are not only unable to give extended service in 
respect of electrical current, but are stil, with difficulty, 
coping with existing demand with no reserve for emergencies. 
With regard to electrical goods, the market has been glutted 
with certain lines, such as lamps which were over-imported in 
1918 by speculators, but in most lines, such as heating and 
cooking apparatus, telephones, conduits, &c., supplies have 
been at times unprocurable at any price. One municipality 
reports finding it cheaper to use high pressure steam pipe 
than ordinary electrical steel conduit. 

Apart from the difficulty of getting delivery of machinery 
against old contracts, it has been found almost impossible 
during the year to place orders in the United Kingdom. In 
spite of the adverse rate of exchange. America has taken 
practically every important order for large plant owing to the 
apparent inability of British manufacturers to quote firm 
either for delivery or price. 

At the present time public bodies are faced with the choice 
between paving what seem prohibitive prices and turning 
down all schemes for extended activities. 


The total importation of electrical ma- 
chinery and supplies for the year was 
£969,379 -in value. Of this, 2430.000 went 
to the United States and £460,965 to the 
United Kingdom. It is disturbing to note 
that orders for insulated cable, far from being confined to the 
United Kingdom, went to America to the extent of 22 per 
cent., and that Japan took a further 9 per cent., valued at 
£94,000. Even во, the United Kingdom retained hold of this 
trade more effectively than in other branches ef the electrical 


Demand for 
Electrical Plant. 


Imports of 
Machinery 
and Supplies. 


trade. The total values of the imports of electrical goods, 

other than cables, for the year 1919 were as follows :— 
United States 2366.000 
United Kingdom 219,000 


Detailed comparison with previous years is not possible, as 
it is only this year that the imports have been fully shown 
under detailed headings. The following figures indicate, never- 
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theless, the serious hold on this trade obtained by the United 


10105 manufacturers in spite of adverse exchange rates in 


Per cent. 

Batteries, primary апа 
secondary vus e. 83 : 
Heating and cooking ар- Machinery, other ... —. 65 
paratus ... ess ... 58 Material, other 


In machinery and engineers' supplies (not electrical) again 
there is keen and increasing competition from the United 
States in many lines, such as boilers, traction engines, &c., 
in which previously the United Kingdom stood alone. The 
total importation of articles included in this group is £2,469,832 
and of this America contributed £1,071,914. 


. The following are the main sub-heads, with the American 
percentage :— 


Per cent. 
Motors ee a es 47 
Transformers 


Per cent. Per cent. 
Air compressors .., ... 60 Other manufacturing ma- 
Belting, leather ... — 44 chinery ... s vis 32 
Belting, other. "i! Mining (£405,000) *. 067 
Battery cloth m2 ... 30 Printing ivi кэ D 
Boilers aad val . . 177 Pumps (Switze land, 24 per 
Cranes А кз eee 30 cent.) sus ... 28 
Lifts - 30 Sawing... sue es. 0415 


Engines, traction and roller 80 . 
Fire engines and appliances 45 
Oil engines... m ... 54 
Machine tools es 60 

The South African Association of British Manufacturers and 
their Agents was formed at а mecting held in Johannesburg 
in December, 1919, on the lines of the Australian Association, 
the value of which to British manufacturers has been tested 
and proved during the past nine vears. It is to be hoped 
that manufacturers will support this organisation, formed, as 
1t 18, solely to look after their interests, and depending for its 
utility largely on the voluntary efforts of their South African 
representatives. 

It is the intention of the Association ultimately to have 
branches in Johannesburg, Саре Town, and probably Durban, 
working primarily through sections representative of each 
separate trade. 


Water boring ss * 12 
Windmilla ... T —. 89 
Other Im ec eee 30 


By E. S. Н. 


STANDARDISATION IN GERMANY. 


WirH the necessity for intensified production in Ger- 
many and the hopes that industry may at some future 
date recover the position attained before the war, 
German manufacturers have given a good deal of atten- 


tion during the last few years to the question of stan- 
dardisation. | 


Realising what had been accomplished in Great Bri- 
iain and America in the way of standardisation, manu- 
facturers, technical societies, and corporations decided 
that the time was ripe for similar endeavours in their 
country. The result was the formation of the German 
Industrial Standards Committee, which is constituted 
on very much the same lines as our own Engineering 
Standards Committee. There are numerous main com- 
mittees and sub-committees to deal with specific subjects, 
and the co-operation between certain engineering socie- 
ties and industrial firms is very close. 

Already over 200 draft specifications have been issued, 
these being mostly on the mechanical and building 
material sides. Up to the present I have not seen any 
definite programme outlined for electrical work, but 
here also the need for intelligent standardisation 1s 
recognised, and no doubt a commencement will soon be 
—if it has not actually been—made. The need for stan- 
dardisation of voltages and frequencies in electrical 
plant has long been recognised, and many tentative 
schemes have been submitted with a view particularly 
to standardising frequency, both as regards central 
stations, in view of the proposed inter-linkage of water- 
power and steam stations, and consumers’ motors, &c.- 

The Society of German Engineers is specially active 
in the field of standardisation, and publishes an organ 
which is very largely given over to the publication of 
draft specifications and suggestions and to general 
matters bearing upon the question of standardisation. 

In the electrical field, standardisation is especially 
urged because of the possibility in the future of 
the exchange of energy between Germany and neigh- 
bouring countries, 


MERCURY-VAPOUR TURBINES AND BOILERS. 


As an engineer, William Le Roy Emmet, to whom in May 
last the Edison medal was awarded for meritorious achieve- 
ments in electrical science, electrical engineering, or the elec- 
trical arts," represents a rare type of man. For 33 years, 
during which time he has taken out 105 patents covering 
electrical and kindred apparatus, he has worked earnestly 
towards the mastery of the obstacles that Пе between en- 
gineering theory and its practical application, and, moreover, 
he has shown originality, tenacity, and fearlessness in his 
work. To the fact that he has never hesitated to depart 
from regular practice must be attributed a large measure of 
his success, and his present work upon the mercury-vapour 
boiler and turbine is an example which, according to the 
Electrical World, promises to revolutionise steam-driven elec- 
tric generating plant practice, and to result in economies 
beyond the most sanguine estimates. 

In his response, following the presentation of the Edison 
medal, Mr. Emmet recalled his early engineering experiences, 
and commented upon the problem of mercury-vapour turbines. 
He did not go into details, but stated that he was at present 
engaged upon the perfecting of a turbine of this type which 
had given highly efficient results. He said that the overall 
thermal efficiency of the mergury-vapour turbine equalled 
that of the Diesel engine, and, when the firing conditions 
were up to the standard of a large central-station boiler room, 
energy could be produced on the basis of 11,300 B.TH.U. of 
fuel consumed per Kw.-hour. . 

It has long been the aim of engineers to improve the 
efficiency of heat engines by increasing the temperature range 
through which they work. There are two ways of accom- 
plishing this desire; first, by lowering the temperature of the 
exhaust, and secondly, by raising the temperature of the 
supply. The former minimum is limited by the temperature 
of the available cooling water, while the latter maximum is 
hmited by the temperature of combustion of the fuel and the 
properties of steam. Further, at reasonably high tempera- 
tures the pressure of steam becomes too great for convenient 
commercial use, because of the ditliculties of mechanical con- 
struction. | 

Many unsuccessful attempts were made to find substitutes 
for steam; the next suggestion was to use two substances in 
series. А liquid having a high boiling point was to be 
vaporised in a boiler, used in an engine or turbine, and 
condensed in а condenser which also acted as a boiler for a 
second liquid having а lower boiling point than that of the 
first. The second substance was to be used in an engine 
and condensed as usual. 'The proposition, however, involved 
new difficulties on account of the complicated apparatus 
necessary and the chemical properties of the various sub- 
stances proposed to be used. 

Contrary to popular opinion, Mr. Emmet was of the opinion 
that the scheme was a workable one, and six years ago he 
devised a binary-vapour apparatus which made use of mercury 
vapour and steam. The intervening time has been utilised 
to perfect various details, and on the occasion above referred 
to Mr. Emmet is reported by Power, from which the following 
information is abstracted, to have stated that commercial ap- 
plication was being made of the system, and he hoped that 
it would meet with commercial success in a very short time. 
Moreover, there is a persistent rumour that an Emmet mer- 
cury-vapour plant is being built for the Hartford (Conn.) 
Electric Light Co., which was the company that installed 
the first steam turbine in the U.S.A. for electric power 
generation. 

It is claimed that Mr. Emmet’s apparatus cuts down, by 
a very appreciable amount, the loss of available heat, which 
results from the big temperature drop from the furnace to the 
water in the ordinary boiler. In other words, it increases the 
amount of heat that may be transformed into power and 
decreases the amount that must be thrown away in the 
condenser cooling water. Thus, the energy per unit of fuel 
in the central station will be greater. In the industrial plant 
using exhaust steam for heating or steam at any pressure 
for processes, power may be taken out from that part of 
the temperature range which has been unavailable. 

Mercury boils and condenses exactly like wader except that 
its density is much greater and its boiling temperature much 
higher. At atmospheric pressure mercury boils at 677 deg. F., 
and condenses in a 28-in. vacuum at 455 deg. F. The cor- 
responding temperatures for water would be 212 deg. F. and 
101 deg. F. respectively. Briefly, Mr. Emmet's scheme is as 
follows: Mercury is boiled in a boiler similar in principle 
to. but differing greatly in detail from, an ordinary steam 
boiler, and the mercury vapour produced is used to run a 
turbine. The exhaust from the mercury turbine is condensed 
in a form of surface condenser, which is also a boiler. The 
heat given out by the condensing mercury vapour evaporates 
the cooling water, and this steam may be used to drive another 
turbine or for anv other purpose. ‘The chief difficulties seem 
to be the large amount of mercury needed and the danger of 
leaks, as mercury vapour is very poisonous. 

Vig. 1 represents diagrammatically the elements of Mr. 
Emmet's apparatus. The products of combustion from the 
furnace pass upward through part of the tubes which forin 
the heating surface of the mercury boiler, and then forward 
among the remainder. These tubes are connected to the 
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lower mercury chest, which might be called the mud drum 


ip а steam boiler, and to the mercury header corr ding 
to the steam, drum in an ordinary boiler above. . Mercury 
vapour at about 10 lb. pressure is co in the 


auge 
header and passes through the pipe shown to the mercury 
turbine. Owing. to the high density and low spouting velocity 
of .the. mercury vapour the turbine may be a single-stage 
ine, of reasonably low speed, and. may have short buckets. 
‘De. ae may be placed inside the mercury condenser for 


‘The mercury condenser consists of a tank, as shown, sup- 
porting another tank marked steam drum." А number of 
atraight tubes extend from the bottom of the steam drum 
down, into the condenser. The exhaust from the mercury 
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Fid. 1:—Ewser MERCURY-VAPOUR BOILER. 


turbine is condensed on the surface of these tubes, and as 
the boiling point of the mercury at 28 in. vacuum is 455 
deg. F., steam may be generated inside the tubes. Circula- 
tion in the tubes is provided by smaller tubes inside them, 
leading from the steam drum, which corresponds to the 
upper drum of а water-tube boiler. The steam that is generated 


in this condenser-boiler is led through the pipes marked to 


superheater'' through the superheater, and finally through 
the steam main to wherever the steam is to be used. e 
steam condensate, whether from a steam turbine or engine, 
heating system, or manufacturing process, is returned to the 
condensed steam receiver. From here it is pumped to a 
feed-water heater, which is really an economiser. The feed- 
water heater is shown in the illustration directly below the 
mercury condenser. From here the water returns to the 
steam boiler, thus completing its cycle. | 

The mercury condensate is drained from the bottom of the 
mercury copdenser to the lower mercury header and thence 
to the mercury'boiler. The high density of mercury renders 
a feed pump unnecessary, as by setting the condenser above 
thé boiler the latter can be fed. by gravity. 

The foregoing covers the general principle of the apparatus, 
d un refinements seem necessary for its practical ap- 
plication. ^ — . ,' | ~ 2 | 

The. quantity, of mercury that would be required if an 
ordinary steam-tyne hoiler were, used would make the cost 
prohibitive. For this reason a special type of boiler had to 
be designed to give в maximum heating surface ‘and at the 
same time require a minimum amount of mercury. The 
desigos for the boiler proper called for the use of. flattened 
tubes for the elements of fhe boiler. This shape of. cross- 
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section gives much more heating surface with less volume of 
liquid than a circular tube would give. Experiments are 
now going on to determine the necessary proportions of such 
elements to provide for proper liquid circulation and release 
of vapour. 

The question of preventing leaks was a serious one. The 
mercury parts of the outfit are run at low pressure so that 
there is а minimum tendency to leakage, and means are 
provided to condense and save all mercury which leaks from 
joints. The diaphragm valve, shown on the mercury-vapour 
pipe near the mercury turbine, is simply a safety relief valve, 
and instead of discharging into the open air, discharges 
into the mercury condenser. 

The temperature of the mercury in the boiler is so high 

that the temperature of the flue gases 


са ala leaving the tubes would be much too 
ш йа high for economical operation if they passed 
NL : directly to the stack. То avoid such losses 


the flue gases, after leaving the tubes of the 
boiler, pass over a mercury pre-heater (not 
shown in the illustration), then over the 
steam superheater, and finally over the 
feed-water heater or economiser, and then 
to the stack. In this way the temperature 
of the gases entering the stack can be made 
as low or even lower than would be possible 
with a steam-boiler plant of the ordinary 
type. 

A steam turbine is not an essential part 
of this device; the intention is to afford a 
substitute for the existing boiler. The 
steam may be used as it now is for any 
desired pu- se. The mercury acts as a 
conveyor of heat from the furnace to the 

Steam, and incidentally delivers a certain 
amount of power as a by-product. A large 
part of the power generated in the mercury 
turbine is net gain, as it comes in part from 
heat that would otherwise be rendered 
unavailable by the great drop in tempera- 
ture between the furnace gases and the 
steam. 

Another advantage of this process is that 

the interior of that part of the boiler ex- 
posed to the fire is always perfectly clean. 

Also the boiler in which steam is generated 

is subject to no large temperature differ- 

ences. 

Mr. Emmet claims that by the addition of 
this device to а modern power station, with 
an increase of 15 per cent. in the amount of 
fuel used, the same amount of steam can be 
supplied to the steam turbine as under pre- 
sent conditions, and the mercury turbine 
will generate power equal to about 66 per 
cent. of the power generated by the steam 

turbine. This results in a gain in station capacity of approxi- 

mately 66 per cent. with an increase of only 15 per cent. in the 
amount of fuel uired. 

The experimental equipment was in operation for a short 
time last summer with over 1,000 kw. load on the mercury 
turbine, and its operation showed that the economies predicted 
were fully realised: | 


1 FEED-WATER 
HEATER 


CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 

— the following week. should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


Domestic Supply Pressure and Wiring. 


With reference to the letter from Mr. E. Ellis in your issue 
of October 8th, it appears to me to be hardly necessary, in 
most cases, to run C. T. S. cable for house wiring in steel 
tubing, where it is buried in plaster, in order to protect it 
from nails. Switches are generally near the corners of rooms, 
and if the vertical run to а switch be run in the extreme 
corner, the risk of a nail being driven into ii is negligible, 
since no one hangs pictures in the very corners of rooms. 
Other runs which have to be buried under plaster, to brackets, 
for instance, can often be run in corners of chimney-breasts, 
for instance. Cab-tire sheathing resists chemical or electro- 
lytic action when buried in plaster far better than steel tubing, 
which often becomes more or less rusted or corroded, and 
then can no longer be relied upon ав a protection to the 
wires against nails or other damage. Even when new, O.J. 
steel tubing does not invariably resist nails, especially if the 
joint is outwards. If the use of steel tubing can be avoided, 
not only is the cost of the tubing saved, but chasing of the 
brickwork is avoided. 

When running under floors, across the joists, it is better to 
bore through the centres of the joists with & short auger, 
rather than notch the top of the joists. By this method the 
wire is kept out of the way of nails; trouble is sometimes 
caused by nails in floors being driven through steel tubes, 
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which have to be laid across the tops of the joists. It may 
be said, therefore, that C. T. S. cable, if properly run, is even 
better protected against nails than steel tubing; it is more 
out of the way of gas and water pipes, which are invariably 
laid across the tops of the joists; 16 gives better protection 
against damp, and against chemical and electrolytic corrosion, 
and is less likely to cause trouble or fire by earthing on to 
gas pipes. 

The labour is not much increased by boring the joists instead 
of notching them; it may even be less in cases where wiring 
is done, in new houses, after the floors have been laid but 
before the ceilings below have been lathed. ‘The joists are 
commonly bored in running electric bell wires, when this is 
done in the cheapest possible fashion. There is the incidental 
advantage that the joists are weakened less. 

The method mentioned by Mr. Ellis of looping the twin 
cable from the supply into the lamp points, and running twin 
cables from these to the switches, is very often a convenient 
and economical one. The use of porcelain connectors can, 
however, be saved by using three-terminal ceiling-roses, one 
terminal being used to connect the switch-wire to the live 
main; where the point is controlled by two switches a four- 
terminal ceiling-rose is required, and these, as well as three- 
terminal roses, are commercial articles. In some cases, where 
the switches of several rooms are close together, us on a 
landing, it saves cable to loop the live twin from the supply 
into the switch-points, running a twin from each of these 
to its lamp. Porcelain connectors under the switch-pattrasses 
then have to be used, since switches are not made with extra 
looping terminals, nor would such an arrangement be alto- 
gether desirable. 

But why not use single C.T.S. cables for concealed work? 
They cost a little more than half the price of twin, but a 
good deal of cable can usually be saved by looping one live 
wire into the lamp-points and the other live wire into the 
switch-points, in the usual way. 

б. C. Allingham. 


London. 
October 13th, 1920. 


Electric Welding. 


With reference to the letter of Mr. J. W. Beswick on the 
above subject in your issue of October 8th, I have certainly 
no desire to mislead your readers. The statement that a 
differentially-wound compound generator must have its shunt 
winding separately excited is in my own experience quite 
correct. The fact is apparently found necessary by other 
makers and investigators who all use a separate exciter for the 
shunt winding, or, in the case of a D.C. motor-generator, use 
the motor current for the same purpose. One of the largest 
makers of single-arc reverse compound machines, the Lincoln 
Co., of America, always employs separate excitation, and I 
could name others. The machine Mr. Beswick refers to would 
he of extreme interest to others besides myself who have 
experimented in this direction. I am sorry he withholds 
technical particulars, and I hope he will change his mind on 
this point. I am quite open to be convinced in the matter, 
and would be the first to tender congratulations to the de- 
signer. Until that time, however, I fear I must adhere to my 
original statement. 

H. Bevan Swift. 


London. 
October 11th, 1990. 


Single-phase Meters on Three-phase Systems. 


I am grateful to Mr. Thomas A. Robertson for his reply to 
my inquiry under the above heading, and wish to thank him 


for it. 
Stop Watch. 
October 11th, 1920. _ ` 


Power Factor. 


Mr. C. H. Harvey's reply to my criticism of his former 
letter on the subject of power factor calls aloud for comment. 

There 1s F no other problem met with on the prac- 
tical side of electricity supply, on which so much misunder- 
standing exists, as on that of power factor. Believing as I 
do that criticism and discussion tend towards elucidation, I 
trust I may not be thought to be prompted by a carping 
spirit in the remarks which follow. 

It is to be regretted that many of Mr. Harvey’s statements 

leave much to be desired on the score of clarity: notably so 
where he says: The term wattless current is in order when 
үш of R.M.S. values, &c.," in the earlier part of his 
etter. 
to make anything of this, except on one hypothesis, which, 
however, I hesitate to accept. 
. Mr. Harvey goes on to point out that Т do not show апу 
Increase of current due to the low pr. A study of several 
series of curves. such as I advocated, will show that apparatus 
working at a low P.F. requires a larger current than that of 
higher P.F. for the same power. То sav, however, as he 
does, that: The plant as it works at lower Р.Е. . . . does 
give rise to an extra current ” is, to put it mildly, absurd, 


With the best will in the world, I am quite unable 


I should like to say, in passing, that the method I gave 
of showing the etfect of lagging or leading currents was not 
intended to be thought original, it being given, as Mr. 
Harvey says, in text-books, although I omitted to say so. 

Going on to the case of the condenser next mentioned, we 
‘add to our condenser circuit across the same supply, but 
by separate leads, a resistance. Now,” he says, " bind the 
leads together (whatever that may mean) ‘so that the 
resistance is across the condenser with common supply,’’ that 
1х, I take it, in parallel. But were they not in parallel before? 

Such а statement of conditions forces me to one of two 
conclusions: Either, in attempting to understand this, I 
have become like Mr. Harvey's two currents ‘іп some way 
mixed; or else his own ideas concerning arrangements of 
circuits were in that state when writing. 

Considering, however, the case of a pure capacity and a 
pure resistance in parallel, each branch would carry its own 
current, these currents combining in the common leads to 
form а resultant current, which resultant may be resolved, 
as a mathematical exercise, into ав many components as we 
please, all differing in phase; provided we give each one its 
proper value. 

In this case, however, we are only concerned with two 
components; one in phase with the E.M.F., and the other 
leading the E.M.F. by 90 deg., to accord with accepted theory. 

This, let me say again, does not implv the existence of two 
currents in the common leads to correspond to these com- 
ponents, any more than the resolution of the resultant into, 
say, six components would imply the existence of that number 
of currents. 

Furthermore, in a circuit containing resistance, inductance 
and capacity, but with b.. less than unity, our wattless com- 
ponent may be still further resolved into two, one lagging and 
one leading the k. u. F. by 90 deg. 

To go a step further, in such a circuit, but where the in- 
ductive reactance equals the capacity reactance, giving unity 
P.F., these last two wattless components exactly neutralise 
each ‘other. 

Would Mr. Harvey have us believe that they nevertheless 
still exist as separate or extra currents in the resultant? 

Unconsciously, perhaps, he puts the whole case in a nutshell 
when he says: '" A wattless current can exist as much as a 
wattless component.” Exactly! Neither exists as a physical 
fact, wattless component being a very useful convention, 
and ''wattless current " a very mischievous abbreviation— 
perhaps it would be more correct to say corruption —of 
the former term. I say mischievous, because it seems to be 
a common stumbling-block in the way of a correct under- 
standing of the difference between real and apparent 
power. ö 

An idea which has fairly wide credence seems to be that 
of the current shown on an ammeter so much is power current, 
while the remainder is wattless current, the proportions 
being determined by the P.F. 

One other point I should like to call attention to, as it 
illustrates a very widely-spread misconception. Mr. Harvey 
speaks, in the latter part of his letter, of the current '' surging 
hack " on the generator during one-half of the cycle, and 
coming from " the generator during the other half. 

Does he not realise that the sum of the currents entering 
or leaving any electrical apparatus, whether c.c. or A.C., is 
zero at any instant? In other words, as much current is 
coming in " as is going out "' at any time, and to speak 
in the way he does argues a lack of grasp of the fundamentals 
which must militate strongly against his chances of attaining 
a true understanding of this difficult subject. 


E. Freeman Smith. 


[] 


Dunfermline. 
October 15th, 1990. 


Joint Industrial Councils. 
If I am not too late for the fair," I should like to make 


"опе or two comments on the leading article which appeared 


in your issue of the 8th on the above subject, especially in 
its relation to the editorial paragraph relating to '' Specialism 
on Labour Questions." I should like to endorse the views 
expressed in a later paragraph against the suggested '' speci- 
alists " on labour questions. Mr. Madgen suggests, I under- 
stand, that special officials should be employed to deal with 
labour questions and to sit on the employers' side of the 
Industrial Councils. With all deference to Mr. Madgen, I 
would suggest that in making this suggestion he has not fully 
considered the point in its relation to the spirit of the Councils. 
I agree with the ErrcrRICAL Review that such a proposal is 
in essence directly opposed to the fundamental principles 
underlying the whole system of Whitleyism. The unions 
on the Councils deal directly with the employers, and not 
through specialists,“ and this practice must continue. It 
is indeed the building-up of mutual confidence through per- 
sonal relationship (that 18, meeting one another face to face), 
which is the first of the purposes of the Councils. If this 
fails, or is abjured by the emplovers’ side, the Councils are 
only a waste of time. We had much hetter meet in the in- 
dustrial courts on formal arbitration lines, or put the strike 
weapon into operation. 

May I explain our own special point of view? In consenting 
to form these Industrial Councils, we did so because we соп. 
sidered that they were quite a logical consequent on the prin- 


Vol 87. No. 2,339, Остовив 22, 1920.]] THE ELECTRICAL REVIEW. 


528 


ciples on which our unions themselves exist. Our unions 
were formed to do away with selfish industrial individualism. 
We stand for the principle which in every department of life 
is becoming more and more widely recognised every day, 
namely, that no one lives to himself alone, that the good 


of the individual is, in the last resort, bound up with the 


good of the whole body. 

We are literally a union, a body whose foundation is 
common interests, and the union exists as much to protect 
the whole against any selfish individualism of its members 
(as in the case of a man underbidding his fellows in the 
labour market) as it does to protect its members against 
unfair treatment by employers. ‘This is its negative side. Its 
positive side is to further the interests of the industry it is 
related to, as a whole. The more prosperous the industry the 
better for everyone. I am of the opinion that the precepts 
of Whitleyism have gone further than their founder imagined 
or intended. It has given to the trade unions concerned a 
very large portion of the control of industry to which they 
(or, at any rate, the Electrical Trades Union) aspire. Pro- 
gressively, therefore, the next step is naturally some kind 
of union of the trade unions with the employers' unions to 
work for the common good. This is, of course, at present 
an ideal only, but this is where the Industrial Councils come 
in. They are the first experimental steps in the evolution 
of some more organic co-operation. The work already done 
in this direction is, as shown in your admirable leading 
article, not without fruit and promise. But while we, follow- 
ing our principle of co-operation and union, are willing to go 
forward on the lines of-the Industrial Council, we have no 
use for meetings with ''specialists " who simply come to us 
with briefs from employers in the background." The 
men who sit on the opposite side of the table on the two 
District Councils, of which I happen to be the secretary of the 
trade unions, are specialists, but certainly not of the type 
suggested by Mr. Madgen. They are specialists of the 
industry, as are the representatives of the E.T.U., and both 
sides look at the subjects under review from the standpoint 
of the industry, and not from the purely legal standpoint. 

If I may put it bluntly, if any man employs other men, 
he cannot get out of a personal responsibility with regard to 
the welfare of such men. The time has passed when in any 
reputable industry he can limit his interest in his business 
simply to the profit in cash he gets out of it. As an employer, 
by that very act, he makes a sociological problem, and as 
an employer, therefore, he has got personally to help towards 
the solution—he must make time for it, and in the electrical 
industry he cannot do this better, at present, than by way of 
attending an Industrial Council. 

In conclusion, I am of the opinion that the value of the 
District Councils depends upon their decisions being loyally 
carried out by the undertakings concerned. Moral pressure 
has had to be used several times. recently, and not always 
with success, and the only thing left is for the trade unions 
to take trade union action. Therein lies the danger to 
Whitleyism. А case in point: Epsom Urban Council has 
refused to carry out а recommendation of No. 10 Council 
in respect of wages. А deputation from my Committee (Lon- 
don District, E.T.U.) also failed to obtain redress, апа now 
there is nothing left but to withdraw our members. But the 
Epsom undertaking could very easily get '' blackleg ” labour 
sufficient to carry on, and the Electrical Trades Union could 
not stand by helplessly and see its Epsom members starved 
out, and would have to call upon all the members employed 
by undertakings in No. 10 Area Council to come to the assist- 
ance of the Epsom men. Опе wonders what the REVIEW 
would say then. Believe me, Mr. Editor, the Electrical Trades 
Union is more often sinned against than sinning. 


W. J. Webb, 
London District Secretary of the E.T.U. 
Secretary, Trade Union Side, Nos. 9 and 10 
District Councils, for the Eleciricity Supply 
London. Industry. 


October 18th, 1990. 


[We have supported the Electrica! Trades Union before, 
and we will support it again, when it is fighting for the due 
observance of the award of an Industrial Council, or any other 
(to our mind) legitimate object. We oppose it only when we 
believe its aims to lack that quality. We are pleased to find 
ourselves at one with Mr. Webb in respect of the whole of 
his letter.—Eps. Erec. Rkv.] 


Credit and Prices. 


My attention has just been drawn to the comments on 
this subject which you reproduced on page 433 of your issue 
of October Ist from the City Editor's notes in the Times. 

As this newspaper did not publish the correspondence upon 
which its City Editor commented, it may be of some in- 
terest to those of your readers who have perused your notice 
to read the letters to which the City Editor of the Times 
so courteously replied. | 

I have sat upon Labour Councils, and the complaint has 
always been that it is this section of the community that 
bears the brunt in such times as these. If sudden deflation 
brings about extensive unemp'uyment it will, in my opinion. 
take a clever economist to induce labour to sit quietly and 
listen to a lecture proving that empty stomachs are necessary 


to reduce the cost of living. It is for these reasons that, 
in the solution of this problem, I advocate a measure of fore- 
thought, which I hope may serve to spare us from fruitless 
regrets when it may be too late. e 
Edward Berkeley. 


London. 
October 16th, 1990. 
September 218, 1990. 


The Editor of The Times, Printing House Square, Qn. Victoria Street, S. W. I. 


Si, — I have read with interest your leading article of yesterday morning 
in regard to the outlook of prices, but regret I do not share some of the 
views expressed by the writer. 1 do not believe that the business community 
as a whole considers that bankers deliberately refrain from extending credits. 
On the contrary, it has appreciated the efforts which have been made by those 
responsible for our large banking institutions in the way о! assisting the re- 
equipment of factories and in the re-establishment of industries upon a peace- 
time basis, It quite understands that bankers’ efforts in this direction are, 
of necessity, limited by the resources at their disposal. lf it has become 
fashionable to blame bankers for the reaction in trade, the fashion cannot be 
attributed to misconceptions on the part of the public such as those alleged. 
The reason for it must be sought elsewhere. 

When the Armistice was declared, many long and able epeeches were made 
by chairmen and directors of our ia! Joint Stock Banks, and they are 
fresh in the minds of business people. They expressed optimism in regard 
to the prospects of industry, and promised that when the time came the 
necessary credits would be forthcoming. Reports of these speeches appeared 
in almost every paper in the country, and commercial and industrial centres 
were soothed into a sense of false security, and enthused into somewhat pre- 
mature optimism. Manufacturers, resting upon the assurances that they 
would receive from their bankers the financial support and credit they desired, 
produced what they were told was necessary for the world’s welfare. The 
sudden withdrawals of credits which had been extended to them, the demands 
made by the Government for the payment of excess profits duty, and the 
delays in deliveries of raw materials due to industrial strikes throughout the 
country have left producers in a state of uncertainty as to what is going 
to happen next. Business men are sitting on the fence; meantime, prices are 
rising higher and higher. | 

How are restrictions of credit going to reduce prices? Before the war the 
world required a certain amount of produce; to-day the requirements are 
certainly not diminished; meantime, its stocks have been depleted. To replace 
stocks costs double or treble what it did in pre-war days. If, therefore, credit 
is not going to be extended to meet this enhanced cost, it will result in a 
greater shortage of the necessities which the world demands. Certainly the 
withdrawal of promised credits, if there was no demand, would tend to 
bring down prices, but there fs a demand, in view of which the cure pro- 
posed is worse than the disease. 

If the coming winter brings extensive unemployment, the general interests 
of the country are likely to be menaced by something far worse than the 
inflation of currency about which we hear so much to-day. 


Yours faithfully, 
EDWARD BERKELEY. 


September 24th, 1920. 


Str.—Permit me to preface these few remarks with my expressions of sincere 
appreciation of your courtesy in having replied to my letter of the 21st inst., 
through the medium of your “ City Notes," which appeared in your issue of 
yesterday under the heading of '' Credit and Prices." 1 am afraid, however, 
that your answers do not yet convince me, for the following reasons. 

Compulsory liquidation of unsold goods, though it may temporarily provide 
the holder of commodities with working capital, almost invariably results in a 
loss to the holder and diminishes his productive and earning capacity, To 
this loss in productive capacity the producer must add the loss occasioned by 
the withdrawal of the credit facilities hitherto enjoyed by him. For these 
reasons | am of opinion that a sudden restriction ol credit, when the world’s 
stocks are depleted by nearly five years of war, must necessarily mean a 
restriction of productive power. Further, restriction of credit would not neces- 
sarily compel iiquidation of stocks, it would far more likely result in the 
transfer of stocks from weaker to stronger holders and ultimately result in 
the consumers paying higher instead of lower prices. 

As regards your final remarks, | am entirely in agreement with you that 
the price of an article is determined ultimately by what the buyer is pre- 
pared to give for it, and the other factors (such as the cost of production) 
have to adjust themselves to that price, but this point is hardly material to 
our argument. 

1 have no desire whatever to “ administer a fresh dose of inflation to the 
economic patient " if it can be avoided. f it is contemplated to bring 
pressure on prices via unemployment" the dose will still have to be 
administered whether we like it or not, for it seems to me that Government 
subsidies and unemployment doles cannot, any more than extra production, 
be obtained without temporary inflation of the currency. 

Aggravation of inflation is probably inseparable from heavy production, and 
the latter, in my view, is the only real cure for the economic patient of to-day. 

Those who can continue to pay high prices are the minority. The majority 
of buyers are necessarily the actual workers or producers. If, due to ип. 
employment, they find themselves unable to remain purchasers, they must 
either accept doles, or become thieves, or go without. I hold, therefore, that 
since we must have a certain amount of inflation, whichever way it is pro- 
duced, either by Government borrowing or by extra production, I would choose 
the lesser of two evils as the safer and cheaper physic for my economic 
patient. A devil-take-the-hindermost policy is dangerous. 


Yours faithfully, 
EDWARD BERKELEY. 


— —  — ———— ЩЙ 


Electric Vehicles in India.—After travelling to Shillong 
from Ganhati by motor car, one is disposed to regret, says 
Indian Engineering, that the railways to both Simla and 
Darjeeling were permitted to interfere to such an extent with 
the cart roads to those hill stations from the plains. Simla 
has apparently established a strong and abiding faith in the 
advantages of electricity for lighting, heating, cooking, and 
power generally. But there is to be very much more progress 
in the near future. Mr. F. L. Milne, the municipal electrical 
engineer, took leave home last year, and was deputed while 
on leave to go into the question of adapting electric vehicles to 
conditions of running on the Simla roads. He gave a good 
deal of time to the study of the subject, and on his return 
made his recommendations to the Simla municipality. As a 
result the municipality has now decided to order the chassis 
of a one-ton electric lorry which will be equipped with a 
'bus body suited for carrying about 12 passengers, to be run 
between Bimla and Mashobra as an experiment. Should the 
venture prove a success, as anticipated, electric vehicles 
for running in and about Simla will be introduced on а con- 
siderable scale. Some years ago Mr. Milne was working on 
a scheme for introducing electrically-driven rickshaws into 
Simla, and the scheme might have matured but for the war. 
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"Тнв president of the Institution of Fost Office Electrical En- 
gineers, Sir W. Noble, M.I.E.E., engineer-in-chief to the 
British Post Office, addressing the London Centre of the 
Institution last week gave some impressions of his 93 days 
visit to America in 1919. ee E 
Sir William said, inter alia: We had, prior to our arrival, 
arranged meetings with the engineers of the A.T. and T., 
Western Electric, Automatic Electric, and the Western Union 
Telegraph Companies. We visited exchanges, telegraph offices, 
research laboratories, and factories, besides attending con- 
ferences, and meeting U.S. Post Office officers to obtain in- 
formation on the subject of Government control of the tele- 
graphs and telephones during the war period. The marked 
developments in telegraph and telephone engineering especi- 
ally appealed to us. While development in these matters was 
practically at a standstill in this country during the war 
period, American engineers were prepuring plans to apply 
the most up-to-date improvements throughout their system, 
and to replace their exchange plant in all the large cities 
by the automatic system. ens ee Ж 

One feature of their organisation, which impressed us most 
at the outset, was their unique and extensive provision for 
research in all branches of telegraph and telephone science, 
and there is no doubt that America's foremost position 1s 
largely attributable to the generous policy which has been 
followed in this matter. | | 

The general introduction of automatic exchange working 
is probably the main feature in their scheme of progress, an 
we gave special attention to this matter, discussing it with 
telephone experts at all the cities we visited, and finding a 
practically unanimous opinion that full automatic working 
is the only certain method of ensuring the quality of service 
now demanded by the public. One group of experts only 
were dissentients, and whilst they were as keen on replacing 
the present method of manual exchange operating, they held 
the view that the subscriber should not be trusted with the 
dial, and that the best method was one based on semi-auto- 
matic principles. The auto-manual service at Lima, Ohio, is 
undoubtedly the best which came under notice; the opinion 
is held, however, that the rapid service is attributable to the 
absence of metering and junction working, due to the tariff 
being entirely a flat rate one, with 99 per cent. of local 
traffic. These conditions are also those which would probably 
ensure stil greater efticiency with a full automatic system. 

During the inquiry into automatic working, it was found 
that the Western Electric Co. had designed its panel sys- 
tem to operate with a dial having the impulse scheme similar 
to that of the A.T.M. Co.'s system in this country. As all the 
existing exchanges in America are of the latter type (Strow- 
ger), this uniformity will simplify the arrangements for 
dialing where different types of full automatic are in use. 
This wil probably be most beneficial in connection with 
dialing distant automatic exchanges from Toll " boards. 

In this country there are at present three types of dials, 
each with a different scheme of impulses, viz., A.T.M. Co., 
Siemens, and Western Electric Co.'s rotary. It has now been 
decided that all systems supplied for use in Great Britain 
shall in future be designed to operate from a dial with an 
average speed of ten impulses per second, the break portion 
of each impulse being within the limits of 60 per cent. to 66 
per cent. of the complete impulse. This will accord with the 
standard adopted in America, and is similar to the arrange— 
ments in use in this country at all exchanges constructed by 
the Automatic Telephone Manufacturing Co. 

Before the visit to America, the existence of the Western 
Electric Co.’s automatic system at its three semi-automatic 
exchanges in Newark, New Jersey, was known to the De- 
partment's engineers, but it was understood that ita opera- 
tion had not been altogether satisfactory. The investigations 
made last November proved that the defects which existed 
on the original panel equipments in Newark had been 
remedied by improvements in design, and that the American 
Telephone & Telegraph Co. was not onlv'convinced that full 
automatic working was the most economical method of effect- 
ing telephone communication in large cities, but was satisfied 
that the advantages of the Panel type were sufficiently 
outstanding to merit its use entirely in large multi-office 
areas, such as New York and Chicago, the conditions of which 
may be said to correspond with those at London, Liverpool, 
Manchester, Glasgow, and Birmingham. 

The impression obtained from the investigations made of the 
panel equinment, and the facilities available, were so favour- 
able that I managed to persuade the American Telephone and 
Telecraph Co. to give me the option of purchasing a 3.500-line 
equipment of the Panel tvne, so as to enable British Post 
Office engineers to be in a nosition to get down to the details 
of the panel equipment simultaneously with the telephone 
engineers in America, thus preventing this country from 
lagging behind in actual experience as regards latest practice, 
and arrangements have now been completed to introduce it 
in London G.P.O. South, where it will form the nucleus of 
a 10.00 0-line exchange. | 
Telephone experts are unanimous in their opinion that 
the pane] system is the only one which is capable of fulfilling 


the many requirements of a large telephone area, especially 
during the stage of transition. Ж Р 

The estimated total number of telephone stations owned by 
the Associated Bell Companies of America on Beptember 30th 
1919, was 7,201,757, and 3,790,568 additional stations, owned 
and operated by other companies, are also connected with 
the Bell system for toll service. There are besides in the 
United States 1,012,000 stations owned by various independent 
companies not connected with the Bell system. The grand 
total for the whole country at the date mentioned was thus 
12,004,325, representing un average of one telephone to about 
ten persons. | | ; 
Ihe long-distance system is at a high level of efficiency both 
with regard to rapidity of service and quality of transmission. 
The distances between the commercial centres of the United 


States make an efficient long-distance service relatively of 


еме: importance than in Great Britain. For instance, New 
ork and Chicago, the two principal cities, are nearly 1,000 
miles apart; correspondence by post is, therefore, relatively 
slow, and consequently a rapid means of communication 
afforded by an etficient telephone service is well patronised 
by the business community. As a matter of fact, the delay on 
calls between New York and Chicago is rately in excess of 
20 minutes. THe transmission is generally excellent, and the 
average equivalent of New York-Chicago lines is about 10 
miles of standard cable between test boards. 

One of the most notable features of the long-distance system 
is the New York-San Francisco service, which is provided 
by means of three circuits. These cities are 3,400 miles apart, 
yet speech over the telephone lines is comparatively easy. 
The line conductors are No. 8 B. & S. gauge, hard-drawn 
copper. Each weighs 435 lb. to the mile, making the total 
weight of copper in the line 9,960 tons. Each of the three 
circuits (two physical and one phantom) is loaded, and is 
worked through six repeater stations. i i 

A Post Office engineer, visiting the States for the first 
fime, cannot help marking the general absence of trees along 
telephone routes. The poles are generally untreated timber 
and creosoted poles are conspicuous by their absence. Arms 
are very long and carry ten wires, the spacing between wires 
and between arms being wider than in our practice. Neither 
the poles nor the arms are earth-wired. Glass insulators are 
used almost exclusively; porcelain insulators are, however, 
used in some sections of the trans-continental line. But per- 
haps the most remarkable feature is the extensive use of 
aerial cables, not only for local services, but for long-distance 
services. Aerial cables are frequently used in America in 
circumstances under which underground cables only would 
be permissible in this country. 

Even the main trunk cable between New York and Chicago 
is erected on pole lines throughout, except in some short 
sections through cities. The loading coils for aerial cables 
are generally suspended on the poles by а steel crane con- 
struction. American engineers claim that aerial cable con- 
struction for main lines is cheaper in first cost and more 
stable in maintenance than underground cables. Our ex- 
perience in this country, on the other hand, is exactly the 
reverse. Electrolysis is a serious source of trouble with under- 
ground cables in America, and aerial cables are not entirely 
free from risk of damage from that source. Owing to the 
frequent occurrence of high voltage power lines paralleling 
telephone lines special measures for protecting the latter from 
dangerous induced voltages are necessary.. Joint use of pole 
lines for telephone, electric lighting, power distribution, &nd 
even tramway trolley wires, is quite common practice. 

Some reference must be made to the extensive underground 
cable system of the Associated Bell Companies. In the larger 
cities, the central exchange area distribution is entirely under- 
ground, and in New York and Chicago, for example, the 
cable plant dwarfs even the present cabling of London. New 
York is connected on the south with Philadelphia апа Wash- 
ington by an underground trunk cable route, and similarly 
with Boston on the north; the total length of the route from 
Washington to Boston is nearly 500 miles, and а multiple 
duct is laid throughout. American methods of underground 
cable route construction differ in some details from British 
practice, and appear to be more costly. In jointing the cables 
no provision is made for desiccation either during construction 
or in maintenance, and the same practice is followed in aerial 
cable work. The present standard of insulation for main 
cables is 500 megohms per mile, which is remarkably lower 
than the British standard of 10,000 megohms. 

In the loading of cables American practice is almost iden- 
tical with our own. The loading coil with the iron wire 
core has been entirely superseded by the coil with a solid 
core. This solid core is built up of disks of hydraulically 
compressed iron dust, and its outstanding advantage as com- 
pared with the iron wire core is its electrical stabilitv. It 
cannot be permanently magnetised, and its permeability is 
not affected by excessive currents from ringing machines, 
testing batteries, telegraph signals, &c. 

The loading coils now being installed* in the London-Man- 
chester trunk cable have cores of this type which will be 
the standard for the future. The success of the long-distance 
service in the United States has been very largely due to the 
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extensive use of loading coils; but the New York-San Fran- 
cisco service and long-distance service generally on- the light 
gauge cable routes has been made possible only by the de- 
velopment of the telephone repeater. This development has 
become almost revolutionary since the introduction of the 
three-electrode thermionic valve. | 

. The address was illustrated with a number of diagrams 
and lantern slides. 


- LEGAL. 


STOBIE v. NEWCASTLE-ON-TYNE ELEcTRIC SuPrPLY Co. 


'THE асйоп brought by Mr. Victor Stobie, carrying on business 
as ihe Stobie Steel Co. at Dunston-on-Tyne, against the 
Newcastle-on-Tyne Electric Supply Co., was mentioned on 
Tuesday, October 12th, the opening day of the current legal 
term, to Mr. Justice Peterson in the Chancery Division. 

The action came before the court on an application made 
by Mr. Tomlin, K.C., appearing for the Electric Supply Co., 
with regard to the taking of an account directed by a judg- 
ment of his Lordship in April of last year, in relation to profits 
made by Mr. Stobie in his business. His Lordship, in his 
judgment, had held that under certain agreements the Electric 
Supply Co. was entitled to a share of the profits in question. 

The arguments of counsel and the evidence of witnesses oc- 
cupied the court during June 9th, 10th, and IIth last, when 
the case was adjourned until the 14th of that month; but 
on the lóth a further postponement was granted on the ap- 
plication of Mr. Tomlin, with a view to a settlement, and 
the case stood out of the list. | Е 

Counsel now stated that the settlement had not yet been 
arrived at, and the parties were desirous that there should 
be & further adjournment with a view to arranging certain 
matters in dispute. | | 
His Lordship*assented, and the case stood further adjourned 


aine die. 
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A Discount DISPUTE. 


. IN the City of London Court, on Tuesday, before Mr. Regis- 
trar Wild, a claim was made by Mr. George Braulik, ex- 
pr of electrical supplies, 8, Lambeth Hill, Queen Victoria 
treet, E.C., for £1 5s. 9d. for goods supplied to Messrs. Wat- 
shams, manufacturers of electrical accessories, Howard House, 
Arundel Street, Strand, who raised a counter- claim for 
£9 168. 7d., balance of account for electrical goods supplied. 
"'Mr. Harry Strouts appeared for the plaintiff, and Mr. 
Borrodaile represented the defendant. e 
-The dispute concerned the counter-claim which was in 
respect of discount which the defendant alleged had' been 
wrongly deducted from the account. There was an amount 
due from the plaintiff of £113 4s. 6d. which, according to 
the terms of business was subject to monthly account 21 per 
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cent. Plaintiff had paid £110 7s. lld., deducting the 21 per 
cent., but as the account was not paid within the time it was 
wrongly deducted. 

Mr. Stroots said that the defendant had given a clean 
receipt for the amount of the cheque which the plaintiff had 
sent, but for the defence it was said the receipt was not one 
given in full settlement. Mr. Strouts said that the defendant’s 
account was subject to a contra account for goods which the 
plaintiff might supply. | 

Registrar WILD said he considered the receipt which had 
been sent by the defendant was a clean receipt, and he was 
of opinion at the time the cheque sent by the plaintiff was 
treated as a settlement of the account. But for the plaintiff's 
present claim nothing would have been heard of the counter- 
claim. -Judgment was entered for the plaintiff upon the 
counter-claim. 


` MARCONI WIRELESS TELEGRAPH Co. v. HAMILTON. 

In thé Chancery Division, on Wednesday, October 13th, 
before Mr. Justice P. O. Lawrence, Mr. Douglas Hogg, for 
the plaintiffs, applied for a speedy trial of this action in 
which the plaintiff company sought to restrain the defendant, 
who was formerly in their employ, from disclosing to the 
shareholders the terms of a deed entered into between the 
company and himself. Counsel suggested Wednesday, Octo- 
ber 20th, as a convenient date. 

His Lorpsuip said that defendant must be ready for trial 
on that day. 

[As we go to press we learn that the action was settled, all 
charges against Mr. Hamilton being withdrawn. 


BritisH & ALLIED ELECTRICAL AGENCY, LTD., v. CHEMICAL 
ENGINEERING CORPORATION, LTD. - 

IN the King's Bench Division, on October 14th, Mr. Justice 
Bray had before him an action brought by the British and 
Allied Electrical Agency, Ltd., of 18, Victoria Street, West- 
minster, against the Chemical Engineering Corporation, Ltd., 
of Parliament Mansions, Westminster, in which the plaintiffs 
sought to have set aside a contract entered into between 
themselves and the defendants, on the ground that they were 
induced to enter into it by misrepresentation of material facts. 
Defendants denied misrepresentation. 

Mr. Croom JOHNSTON, for ge pianti in opening the case, 
sald fraud was not alleged. e action related to adhesive 
tape. In December, 1918, an agreement was made between 
the parties under which the defendants were to supply to 
the plaintiffs 50 tons of this tape at 1s. 6d. per lb., quality 
to be as per the sample submitted. Defendants forwarded 
the goods direct to the plaintiffs’ customers, all of whom made 
complaints regarding the material. 

At this stage a conference took place between the parties, 
and Mr. Johnston announced that terms of settlement had 
been agreed between them, and he asked that a Judge's order 
be made staying the action and ordering the payment -of 
money out of Court, £60 to the plaintiffs’ solicitors, and £60 
to the defendants’. 

His LonpsHiP assented to the course proposed. 


BUSINESS NOTES. 


Bankruptcy Proceedings. — Н. Товхак, electrician, 
81, St. Paul's Road, Southsea—The following are creditors 
herein :— : 
Edison Swan Elec. Co...  .. £32 Lawrance, Ltd. se 4: oe £20 
Simmons Bros. .. 22 Southey, James T is oe 12 

HARRISON & Sons, electrical engineers, 93, Princes Street, London 
Road, Southend-on-Sea. —Receiving order made on Ootober 11th,on 
cteditors’ petition, ` 

FosTEB, SKINNER & Oo., electric fittings dealers, 6, South Castle 
Street, Liverpool.—HReosiving order made October 14th on creditor's 


petition. - 


Company Liquidations.—LowaA ExarsxkERING Co., LTD., 
electrical and mechanical manufacturers, 25, Oollege Hill, Cannon 
Street, E.C.— Pursuant to the provisions of the Companies (Con- 
solidation) Act, a meeting of the oreditors of the above was held 
recently at the offices of Messrs. Thomas Keevs, Shay & Co., I.A., 
when it was reported that Mr. A. J. Н. Shay had been appointed to 
act as the Jiquidator of the company, An extraordinary meeting 
of the shareholders had previonsly been held at Mapesbury Works, 
Willesden Lane, N.W., when a resolution was passed to the effect 
that the company could not, by reason of its liabilities, continue 
ite business, and that it was advisable to wind up the concern 
voluntarily. Mr. Shay submitted a statement of affairs which 
showed liabilities amounting to £3 665 118. 6d., of which only 
£687 17s. 6d. was due to trade creditors, the balance of £2,977 148. 
being in respect of cash claims, The assets were estimated to 
realise £1,068 Бе. 8d., from which had to be deducted £ 152 11s. 4d. for 
preference claims, leaving net assets of £915 148. 4d., or а deficiency 
of £2,749 17s. 1d. Тһе assets were as follows:—Cash at bank, 
£29 4s. 1d. ; book debts (good) £56 17s. 5d. ; bad and doubtful 
book deb's, £268 4s. 8d., expected to produce £149 1s. 7d. ; atock 
in trade valued at £430 бв. 6d; and plant and machinery, £728 
17s. 7d , estimated to realise £159 13s. 6d. It was stated that last 
Maroh it was understood that debentures for £2,000 would 


issued to secure cash advanced, bat as a matter of fact, no charge 
had been given on апу of the assets. After discnesion, the creditors 
decided to confirm the voluntary liquidation of the company, with 
Mr. Shay as liquidator, and an informal committee of two of the 
largest trade creditors was also elected. The principal trade 
creditors are :— 
Improved Solidite Co. .. £62 Sterman, Knight 4 Co. £106 
Owen, В. .. os 2% .. 250 English Electric Supplies, Ltd. 50 
ELECTROLYTIC Co. (SPAIN AND PORTUGAL), LTD.—Winding up 
voluntarily. Liquidator, Mr. R. I. Marsden, 5, Moorgate Street 
Buildings, E.C. | ө 
COMMERCIAL ELECTRICAL AOCESSORIES, LTD.—Winding up 
voluntarily. Liquidator, Mr. N. Bell, 78 and 79, Wool Exchange, E.O. 
MasHAM & District ELECTRICO SUPPLY Co., LTD.—Meeting of 
creditors is called for October 27th, at the Town Hall, Masham. 
Liquidator, Mr. T. E. Thwaites. 
Ввїтїён ELECTRICAL  AOCESSORIES, LTp.—Particulars of 
claims must be sent to the liquidator, Mr. W. A. Judge, 72, Market 
Street, Bradford, by November 30th. | 


Dissolutions of Partnership.—YourTr, REED & Co., 
electrical and mechanical engineers and contractors, 89A, Godiva 
Street. Coventry.—Mesars. F. E. Youett, F. Reed, F. H. W. Moore, 
and Н. T. Moores, have dissolved partnership. Debte will be 
attended to by Messrs. Е. E. Youett, F. H. W. Moore, and H. T, 
Moores, who will :continue the business under the style of F. E. 
Youett & Co, 

ELECTRIO LAMP REPLACEMENT Co., electric lamp dealers, 83, 
Fleet Street, E.C.—Mr. W. J. Head and Mr. J. D'A. Steele have 
dissolved partnership. Debts will be attended to by Mr. W. J. 
Head, who will continue the business. | 

IMLAY & BLAND, coachbuilders, motor, electric and general 
engineers, London Road, Oadby.-. Meyers, G. A. Imlay, W. 
Imlay, and E. Bland. have dissolved partnership. Messrs. A, and 
W. Imlay will attend to debts. | : RU 
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BUTTERWORTH & ROBINSON, electrical engineers, 20, Bold 
Street, Southport.—Mr. A. B. Butterworth and Mr. J. A. Robinson 
have dissolved partnership. Debts will be attended to by Mr. A. B. 
Butterworth. 

SHIRE ARC WELDING Co., electric welders, 36, Peas Hill Rise, 
Nottingham.—Mr. J. Horton and Mr. G. H. MoMillen have 
dissolved partnership. Debts will be attended to by Mr. G. Н. 
McMillen. | 
_ TUCKER & BATESON, electrical engineers and factors, 55, Berners 
Street, W.—Mr, S. J. Tucker and Mr. К. L. Bateson have dissolved 
pertnership. 

BEWICK, MOREINd & Co., mining engineers and mire managers, 
62, London Wall, E.C.—Mesars. C. A. Moreing, W. J. Loring, A. H. 
Moreing and E. A. Loring have dissolved partnership. 


Catalogues and Lists.— Messrs. BAcsHAW & Co., LTD., 
Danstable Works, Dunstable.— An illustrated leaftet announcing 
the manufacture of chains for elevators and conveyors, and for 
driving purposes. 

: Messrs. Berry's ELECTRIC, LTD., 86, Newman Street. W. 1.— 
A priced and illustrated leaflet dealing with the Asku” patent 
shade-tilter. 

| Messrs. Marconis WIRELESS TELEGRAPH Co., LTD., Marconi 
House, Strand, W.C.2.—A very substantial binder containing a 
large number of leaflets illustrative of the peace-time products of 
this company. The leaflets are illustrated by means of excep- 
tionally clear photographs, and deal chiefly with complete trans- 
mittiog and receiving sets of various types, including installations 
for ships. All apparatus is very fully described, and diagrams of 
connections are given in practically every instance. 

THE IRONCLAD SWITCHGEAR MANUFACTURING Co., 61, Vincent 
Parade, Balsall Heath, Birmingham.—Priced leafiet illustrating the 
" Vincent " ironclad Home Office fuse. 

IRONCLAD SWITCHGEAR Co., LTD., Eccles Mill, Monton Lane, 

FEocles.— Illustrated catalogue (8 pp.) dealing with ironclad 
switch and fuse gear. Fully priced. 
THE GENERAL ELECTRIC Co.. LTD., 67, Queen Victoria Street, 
Е.С. 4.—Specification No. 133 (8 pp.). Illustrated description of 
G.E.C. oil switches, Type VII," with details of mechanism, tank, 
&c. Catalogue F Section. “Industrial and Street Lighting 
Fittings and Accessories” (44 pp.).—An illustrated price list of 
reflectors, lanterns, well-glass and bulkhead fittinga, hand lampe, 
pillars, switches, &c. The catalogue is prefaced with some very 
usefnl illuminating engineering data. Also Leaflet Н 2,361 illus- 
trating and describing Magnet," Model "A" electric fires with 
removable elements. 

Messrs. Овомртох & Co., LTD., Chelmsford.— Leaflet Cl, illus- 
trating and describing small D.C. motors of protected, open bracket 
and totally-enclosed types. Priced. 

THE MACINTOSH CABLE Co., LTD., 22 & 23, Jewin Street, Е.С. 1. 
—A booklet containing four pages of reproductions from actual 
photographs of sections of impregnated paper-insulated cables of 
various areas and types. 


Trade Announcements.—Mr. F. S. WYATT announces 
that he has succeeded to the business of his father, the late Mr. 
W. A. Wyatt, electrician, of 14, Maristow Street, Weatbury (Wilts.). 

Messrs. MARSHALL & Co., electrical engineere, have opened a 
new establishment at 41, Carlisle Road, Bradford. 

NATIONAL ENGINEERING SUPPLY Co., electrical and mechanical 
engineers, of West Bute Street, Cardiff, have opened a branch office 
at 36, Queen Street, Neath (Telephone 315 Neath), where they are 
carrying large and varied stocks of electrical and mechanical 
supplies. The branch will be under the management of Mr. L. 
Gwyn Thomas. . 

The name of the " Central and South American Telegraph Со.” 
has been changed to "ALL AMERICA CABLES, INC." The 
aldress—viz., 34-36, Broad Street House, New Broad Street, E.C.— 
remains unaltered. 


A Cardiff Exhibition.— Manufacturers from all over the 
country are announced as among the exhibitors at a South Wales 
" Health and Home" Exhibition, which is to be held in the Drill 
Hall, Damfries Place, Oardiff, from January 26th next to February 
5th. The feature of the exhibition wil! be the display of labour- 
saving appliances in the domestic sphere, including demonstrations 
of Bouse lighting and heating systems, and methods of preparing 
and cooking food. The organising manager, Mr. Ewart Watson, 
has opened offices at 37, St. Mary Street, Cardiff. Local manu- 
facturers and traders are agreed that exhibitions such as this will 
do much to assist in the development of Cardiff as the natural 
shopping centre of the large and densely populated surrounding 
districta. 

Electrical Contractors’ Association.—At a meeting of 
the Electrical Contractors’ Association (Incorporated), held at the 
Hotel Metropole, Leeds, on October 13th, Mr. Percy Collinson, 
president, in the name of a !arge number of members of the Council 
aad of Sectional Councils, presented Mr. E. C. Wallis, Fellow and 
ex-president of the Association, with an illuminated testimonial 
bearing many autographs, in token of the general appreciation felt 
for services rendered in Council and otherwise to the Association's 
interests during nearly 20 years.— Yorkshire Post, 


Recelverships. — Bastian ELECTRICO Co., LTD. — Mr. 
T. G. Haward was appointed receiver for the debenture-holders 
in this company on October 6th; creditors’ claims for goods 
supplied up to that date will remain in abeyance pending future 
developments. 

ELECTRO-GALVANISERS, Ltn.—Mr. W. S. Morgan, of 18, St. 
Swithin's Lane, E.C., co e to act as receiver-manager оп 
October 6th, 1920, 
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Book Notices.—/a@raday House Journal, Vol IX, No. 1; 
Michaelmas, 1920. The current issue of this well-known house 
organ contains, in addition to the usual supply of notes and notices, 
a discussion on the subject of insulating materials and an article 
by Dr. A. Russell, principal, on “The Insulation Resistance of 
House Wiring." 

„The Toronto Hydro-Electric System.“ The ninth annual report 
(1919) of the Toronto Electric Commissioners (31 pp.). Toronto: 
The Bryant Press.—Includes financial statements for the year and 
diagrams illustrating capital expenditure and growth of revenue. 

" Installation News.” New series, No. 6 (16 pp). Simplex 
Conduite, Ltd. Birmingham.—The October number contains 
" Help for the Worried Wireman," notes on cables, &c. 

Prospect us No. 5, University Engineering College, Westgate-on- 
Sea."—dGiving particulara of courses in preparation for exami- 
nations for B.Sc. degree, &c. 

The Technology Reports of the Tohoku Imperial University, 
Sendai, Japan. Vol. f, No. 3 (24 pp). Tokyi: Maruzen Co., Ltd. 
This issue is a paper on The Energetica of Telephone Receivers.” 

Annual Report of the Board of Regents of the Smithsonian 
Institution for the Year ended June 30th, 1917." Washington : 
Government Printing Office." 

"Rudiments of Electrical Engineering" By P. Kemp. 
Pp. xviii + 255, figs. 93. London: Macmillan & Со, Ltd. 
Price 6e. 

" Proceedings of the Physical Society of London.” Vol. XXXII, 
part 5. August 15th, 1920. London: Fleetway Press, Ltd. 
Price 4s. 

" Post Office Electrical Engineers Journal." Vol. XIII, Part 3. 
October, 1920. London: ELECTRICAL REVIEW, LTD. 

„A Course in Electrical Engineering." Vol. IJ. Direct Cur- 
rente." By С. L. Dawes. Pp. xiv + 496, figs. 365. London : 
McGraw-Hill Publishing Co., Ltd. Price 258. net. 

“The Metropolitan-Vickers Gazette, No. 90, pp. xii. + 23. 
Price 7d. post free. The September issue of this magazine contains 
as a frontispiece a portrait of Mr. H. Mensforth, late general 
manager of works, and a brief sketch of his career. An interesting 
article on Porcelain for the Electrical Industry," is contributed 
by Mr. W. S. Flight, and Mr. G. A. Cheetham writes A Few Notes 
on the Limitation of Output.” 

" Journal of the American Institute of Electrical Engineers.’ 
Vol. XXXIX, No. 10. October, 1920. New York: The Institute, 
Prioe $1. 


Westera Electric Co.’s Exhibition in China.—The 
Western Electric Co. is fitting out a houseboat at Shanghai, which 
will make а tour of the rivers and canals of China this winter. 
The boat will contain practically all the latest electrical labour- 
saving devices to be found in American homes. It will carry a 
complete line of household devices, including motor-driven sewing 
machines, vacuum cleaners, irons, and washing machines, as well 
as the labour-saving eleotrical apparatus used by American farmers. 
—JReuter's Trade Service (New York). 


German Commercial Activity in China.— According to 
the North China Daily News, the German engineer, Kocher, who 
was recently nominated director-general for the whole of China 
on behalf of the German electrical firm of Siemens, has contracted 
to supply the machinery necessary for the exploitation of a 
colliery near Hang Chow, in spite of the fact that Germany 
maintains her inability to manufacture such machinery for the 
reatoration of the French coalfields. Moreover, Kocher has ordered 
from Germany a quantity of eleotrical tramway and factory equip- 
ment and other plant, severely undercutting English, French, and 
American products. Kocher was one of the most active German 
propagandists in China during the war, but thanks to Chinese 
influence he was not repetriated.— Heuter's. Trude Service 
(Shanghai). 


Tangler.—In a special article оп the trade and industry 
of Morocco in the Board of Trade Journal, it is stated, on the 
authority of Mr. Н. B. Johnstone, Н.М. Vice-Consul at Tangier, 
that there ia an opening there for British electrical plant and 
accessories. | 


Trade with West Indles.—H.M. Trade Commissioner in 
Trinidad calla attention to the serious inoonvenience caused to 
importers there by the non-receipt of invoices or bills of lading 
at the time that the goods arrive. It is stated that this happens 
with many consignments of goods from the United Kingdom. It 
is understood that owing toshipping difficulties it has been difficult 
for exporting firms to dispatch the necessary documents at the 
right time, but, as the local banks facilitate the clearance of goods 
consigned to firms of any standing, it is suggested that an advanoe 
invoice would meet the case. This could be prepared and 
dispatched immediately after the packing-room had reported that 
the consignment was made up.— Board of Trade Journal. 


South African Electrical Market.—The 5.4. Mining 
and Engineering Journal for September 25th states that business in 
the electrical material trade appears at the moment to be very 
quiet, and there are no outstanding features to report. Materials 
continue to arrive freely, and with the exception of gaafilled 
lamps, which are very scarce, there is no shortage of any lines ; 
even pear pushes and rosettes, which, until quite recently, were 
unobtainable, are now fairly plentiful. Prices remain much 
the same, with, however, a tendency, on account of the present 
glut of materials, to go lower. No contracta of importance have 
been announced, nor have any considerable ordera been received 
from o.her parts of the Union for some time, 
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An Absurd Strike.—There was ‘a curious dispute at 
Liverpool, last week, involving electric lift constructors and joiners, 
The battle-ground was the new premises of the Liverpool Co-opera- 
tive Society, and because the electricians erected lift guides, 
which the joiners considered was their work, the latter came out on 
strike. It was usual for the company who supplied the lift to 
send their own men to erect it. After being on strike for nearly a 
week, the joiners returned on condition that their men were paid for 
standing by while tho guides were fixed, and the demarcation should 
be settled by the Court of Arbitration. 

There is a great amount of unemployment amongst Liverpool 
electricians, owing to the action of the shipwrights, who have been 
on strike just on 10 weeks. Ships for repair are being diverted to 
other ports, and some firms have reduced their electrical staffs to 
one-eighth of what they were three months ago. 


Payment by Results, — Messrs. ARMSTRONG, WHIT- 
WORTH & Co., having produced figures to the Tyne District Com- 
mittee of Engineering Unions demonstrating the impossibility of 
competing for locomotive engine orders in the open market under 
the present system of production, and having in view the immense 
unemployment which would result from orders going elsewhere 
the District Committee has agreed to meet the firm on the proposal 
to introduce piece-work.—Daily Dispatch. 


Miners’ Wages.—According to a statement issued by the 
British Commonwealth Union, average earnings in thrte key 
industries are: | 


Pre-war. 1920. 
Coal mines £ 95,600,000 £272,000,000 
Railways ... 61,000,000 167,000,000 
Textiles 95,000,000 262,000,000 


Average inoreases per heal work out at 183 per cent. for 
the miners, against 176 per cent. for railwaymen. The cost of 
living " last July had gone up by 152 per cent. on July, 1914.— 
Daily Dispatch. 


Electrical Golfing Society.—The twelfth meeting, under 
the auspices of the Birmingham Electrical Golfing Society. was 
held, last week, at Streetly, Sutton Coldfield, and Mr. С. В. Hough 
(handicap 3) won the Dr. Railing Cap with a score*of 81—78 net ; 
Mr. W. E. Lancaster and Mr. J. H. Harpin being second and third 
with 70 and 80 net respectively. 


Anti-Dumping Bill.—According to the Parliamentary 
Correspondent of the Daily Telegraph, another Bill for the pre- 
vention of dumping and the protection of key industries has been 
drafted by the Board of Trade. It is intended to replace the 
measure which was introduced last year and was dropped at the 
end of the session. The new Bill, it is understood, has not yet 
been before the Cabinet, but it is expected that it will be presented 
to Parliament this autumn. 


For Sale.— Halifax Corporation Tramways and Electricity 
Committee has for disposal one 750-Kw. D.C. generator coupled to 
a Corliss valve engine, and four Babcock & Wiloox water - tube 
boilers. For particulars see our advertisement pages to-day. 


Catalogues Wanted.— Mr. J. H. Meiklejohn, A.M.I.M.E., 
engineer to the Austral Bronze Co. Botany Road, Alexandria, 
Sydney, New South Wales, wishes to receive catalogues from 
ка of machinery, &c., for producing and working non-ferrous 
metals. 


Joint Board.— The first meeting of the newly-instituted 
Industrial Joint Board for No. 2 area, for employers and technical 
and olerical staffs in the electrical industry, was held at Hudders- 
field on October 13th, Mr. H. Lupton (Leeds) being elected 
chairman, and Mr. W. Redmayne (Electrical Power Engineers’ 
Association) deputy-chairman. 


Ап Order for Germany.—Accordiog to the Electric 
Railway and Tramway Journal, an order has been placed with a 
German company for the supply of generating plant, motors, 
switchgear, and other electrical apparatus, to the value of £155,000 
or more, for a large works in the North of England. A large gas 
engine for the same works was ordered in France, and for steel- 
work foreign prices were £9 per ton lower than British. 


Domestic Electrica! Exhibitions.—Prior to the war the 
Hornsey Electricity Department erected а sub-station build- 
ing at Muswell Hill, but was unable to secure delivery of 
the motor-converter plant for installation. It is quite а large 
building, and during the war was leased to Mr. R. W. Paul 
as an instrument factory. For some time it has been stand- 
ing vacant, and to put it to some use the Electricity Depart- 
ment conceived the idea of using it for another exhibition 
of electrical apparatus for use in the home, similar to that held 
about two years ago. Under the management of the borough 
electrical engineer, Mr. W. Staniland, this project took shape, 
and a number of local electrical firms co-operated to make 
the exhibition а success, and the result was a very imposing 
array of apparatus. Practically every modern product was 
represented on the dozen or more stands composing the 
exhibition. There were Hoover and Eureka suction 
cleaners; '' Magnet, Sullivan, Revo, Belling, and 
Helix fires, and several types of electric irons, grills, 
toasters, boilers, immersion heaters, a a Hotpoint '' sewing 
machine, &c. Messrs. CHARLES E. Beck & Co., Lrp., of New 
Bond Street, had a Thor washing machine in operation, 
and there were also Rotapex '" and Red Star washers 


among the exhibits. A feature of the Thor machine 
was a slipping clutch device—the ''Atalog "—which renders 
the motor safe from overloading. Messrs. Berry's ELEC- 
TRIC, LrD., had two '' Magicoal " fires installed in an alcove 
—1making a very effective display. The opportunity afforded 
by the show was seized by the E.D.A., which had 
a large selection of propaganda leaflets on every stand, and 


EXHIBITION AT HORNSEY. 


it was understood that Mr. Beauchamp, the secretary and 
director of the Association, was giving lectures on at least 
one evening. Mr. Staniland aiso lectured on the advantages 
of electricity, &с. The local firms exhibiting examples of their 
stock were: Messrs. C. H. EkLEss, E. Мант & Co., J. W. 
CARPENTER, SHEPPERSON & DooLEY, E. C. GOODFELLOW, and 


„ARTHUR GODMAN; the Electricity Department also had a 


stand in the centre of the main hall. ‘THE ENGINEERING AND 
LIGHTING EQUIPMENT Co., of St. Albans, displayed a quantity 
of shop-lighting equipment in the show windows in the front 
of the building. ‘The exhibition was to close on October 16th, 


-but there seemed a general desire to extend the time by at 


least a week. 

A similar display is in progress at the show rooms of the 
Westminster Electric Supply Corporation at 6, Eccleston 
Place, Belgravia, 8.W.1. This company, which serves be- 
tween 15 and 17 thousand consumers, is inviting visitors to 
witness demonstrations of washing machines, vacuum cleaners, 
&c. Many types of electric fires have places in the exhibition, 
including Quead, Belling, Bastian, and a '' Magicoal fire, by 
Berry's Electric, Ltd., as well as two constructed by the 
company itself, the Westminster 2-kw. size, and the 
smaller 1-kw. ‘‘ Westminster Baby." The laundry appliances 
include а a Thor washing machine and an ironing machine 
by the same makers. In the cooking section are electric stoves 
by Vickers, Carron, Berry's, and Bertram Thomas.  Cookers 
are hired out by the Corporation at the low charge of two 
guineas per annum, and fires at 10s. 6d. The low rate fixed 
for electricity for power and heating purposes (lid. per unit) 
should put these appliances within the reach of a large circue 
of consumers. m 

The Corporation of Wolverhampton, with the co-operation 
of local electrical contractors, is also holding an exhibition of 
domestic electrical appliances from October 18th to 30th at 
the Electricity Department's show rooms.  Addreeses on 
“ Electricity in the Service of the Home are being given 
each afternoon. | 


Mexican Oil.— The Board of Trade Journal quotes 
passages from a report on the petroleum industry in Mexico 
prepared by the Latin-American Division of the U.S. Bureau 
of Foreign and Domestic Commerce, which emphasises the 
enormous importance of Mexico in this respect. The report 
states that although in 1913 Mexico supplied only one-fifteenth . 
of the world's production of oil, in 1918 it furnished more 
than one-eighth. The actual quantities produced are given 
as 25,902,439 barrels (of 42 gallons) in 1913, and 63,828,327 
barrels in 1918, out of a total world production of 884, 667, 550 
and 514,729,354 barrels. The supply for the year 1919 showed 
a still further advance, amounting to 87,859,533 barrels. In 
spite of the magnitude of these figures, it is estimated that 
they only represent 12 per cent. of the country’s potential 
production, that is, if every well had been permitted to flow 
without restraint of any kind the total output in 1919 would 
have reached 547,000,000 barrels, or several million barrels 
more than the aggregate supply of 1918 from all countries. 
The combined area of the oilfields now being exploited in 
Mexico does not exceed 800 square miles, but a report of the 
Mexican Petroleum Department places the zone of ble 
production in the Gulf Coast States at about 80,000, acres, 
on the Pacific at about 50,000,000 acres, and in Lower Cali- 
fornia at about 18,000,000 acres, making a total of 148,000,000 
acres, or 230,000 square miles. The invasion of salt water in 
several important fields has arrested development in these 
areas, but it is thought that this will give an impetus to 
the opening up of other fields, particularly the known areas 
further south. Ninety-seven per cent. of the investments In 
the oil industry of Mexico are held by foreigners, by far the 
largest owners being Americans. In 1918 there were 27 com- 
panies producing oil in commercial quantities. Of these 17 
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were American, producing 73 per cent, of the total output, 
five were owned by Spanish-American interests, aud produced 
2 per cent., three were Dutch, with & production of 4 per 
cent., and the remaining two were owned by British interests, 
and contributed 21 per cent. of the total production. ‘The 
production of oil in Mexico is limited by the transportation 
facilities available, and it is estimated that given adequate 
transportation, the present monthly shipments of 6,000,000 
barrels could be increased to 17,000,000. Pipe lines now under 
construction will increase the carrying capacity by about 
200,000 barrels per day, and further lines with a capacity of 
100,000 barrels per day have been projected. About 90 per 
cent. of the shipments are made from the port of Tampico, 
where admirable loading facilities exist. Although the num- 
ber of tank ships for carrying the oil has been greatly in- 
creased during the past three years there 18 still an urgent 
need for more in order to permit increased production. ‘The 
British-Mexican Petroleum Co, has been formed with a capital 
of £2,000,000 to establish a large fleet of tank steamers, 
acquiring storage facilities at the principal European ports 
for the bunkering of vessels with fuel oil. The new Govern- 
ment of Mexico has expressed its intention of dealing fairly 
with the foreign corporations engaged in the exploitation of 
Mexico'8 resources. 


Lead Report.— Messrs. James Forster & Co. state that 
on Friday last values showed a rise of 7s. 6d. per ton on the 
week, at £34 178. bd. for October to £34 7s. 6d. for January; 
the quantity changing hands being about 4,000 tons. The 
feature of the week was the large buying for forward posi- 
tions and the scarcity of ‘‘ spot " lead. Consumers are work- 
ing on very bare boards, and delay in arrival of Spanish ships 
caused the stoppage of two lead mills on the Thames. The 
September imports are the largest so far this year, but include 
9,000 tons from Australia, 5,000 tons of which were in transit 
and re-exported; also a large proportion of the 9,000 tons was 
for Government account. The exports from Australia in Sep- 
tember amount to 138 tons only; exports from Burma and 
Africa 1,500 tons, against 2,700 tons in August. Consequently 
November imports here should be very short. 

The Board of Trade returns show a monthly average for 
the past 12 months of lead available for home trade of just 
over 6,000 tons, against requirements of probably 18,000 tons. 
The sheet, pipe, red and white lead trades alone are con- 
suming well over 100,000 tons per annum. The gap between 
imports available and home consumption has been made up 
by Government stocks left over from the war, and the large 
quantity—far above expectation— of chemical scrap lead from 
plant dismantled by the Government. 


. The Coal Strike and Electricity Supply Undertakings.— 
LANCASHIRE.—Although the majority of Lancashire electricity 
undertakings have only from three weeks' to a month's supply 
of fuel on hand, it js anticipated that with careful economis- 
ing and the restrictions that will be imposed, they will be 
able to keep up supplies for a longer period. | 

HALIFAX.— A considerable emergency stock of coal has been 
accumulated at the electricity works, and there is now sufti- 
cient to last for two months, perhaps longer. Local engineer- 
ing works are run largely by Corporation electricity. 

LIVERPOOL.—Steps were at once taken to effect economies 
in the reduction of the coal consumption. The deputy chair- 
man of the Electric Power and Lighting Committee appealed 
to users of electric light to reduce consumption to the lowest 
possible point. A similar appeal was also regretfully made 
to power users, recognising the unemployment that might be 
caused by undue restriction. If no settlement is made this 
week immediate drastic restrictions in the tramway service 
wil have to take place. 

BinMiNGHAM.—-The electric supply department has sufficient 
coal for at least five weeks. It will be necessary, however, 
to reduce the output to factories in order to maintain the 
supply to private consumers and the tramways. When this 
is accomplished, these supplies can be continued for a much 
longer period than five weeks. The Smethwick electric power 
station has & stock of coal sufficient for two months! con- 
sumption. 

SHEFFIELD.—The electricity department can supply a re- 
oe tramway service and lighting for many weeks.—The 

imes. : 

MANCHESTER. ENGINEERING Works.—The engineering works 
of Sir W. C. Armstrong, Whitworth & Co., Ltd.. at Openshaw, 
where 6,000 men are employed, is to suspend operations at 
the end of the week. No immediate effect ie eapected to be 
felt by the Metropolitan-Vickers Co., Ltd, Trafford Park. 
Messrs. Mather & Flatt are in a position to keep going for at 
least seven or eight weeks.—Daily Dispatch. 

Beginning this week it is proposed to cut off all electric 
power supply from the Trafford Park station each Thursday 
so long as the strike lasts, and suspend it until the following 
Monday. 

BorToN.—There is stated to be neither electricity nor gas 
available for publie or private purposes in Bolton, Wath, or 
Thurnscope. 

|. FEEDS. -The electricity department, like the gas department, 
is pretty well supplied with coal; it is generally understood 
that these departments have supplies. to last several weeks 
with care. The only immediate precaution taken last week- 
end, on the beginning of the strike, was tbe reduction of 


public lighting by 50 per cent., but Leed& normally is ex- 
ceptionally well lighted. If the strike continues, the general 
tramway service may be partially curtailed. : - - E. 

BRADFORD.— Stocks of coal at the electricity works are fairly 
good, accumulation having been possible during the summer, 
and in view of the strike threat for some. time past. Some 
reduction of consumption will probably be necessary after 
a few days. 

MipDLEsBROUGH.— Coal stocks are fairly large, and the con- 
sumption is automatically reduced by the fact that a good 
deal of local industry had to stop at once, involving imme- 
diate unemployment of 20,000 people. 1f economy is exercised 
there is little fear of а stoppage of supplies. 

HuLL.—Both the electricity and gas undertakings are well 
Supplied with coal, and can maintain service for several 
weeks. 

DoNcasTER.—Supplies here are not sufficient to outlast a 
protracted strike, and it has been announced that if the strike 
continues the tramway service will be greatly curtailed, if not 
actually suspended, this weekend. 

ScaAnBOROUGH.—Coal supplies here are good, and the elec- 
tricity authorities ean carry on for several weeks without 
material reduction of supplies. | 

ELLAND.—T wo-thirds of the number of street lamps are 
be left unlit, and the period of lighting is to be curtailed by 
one hour each night. The supply of coal at the electricity 
works will probably last a fortnight. Some of the textile 
firms have a fair stock of coal, and it may be necessary for 
the local authority to ask permission to use some of this 
so that the supply of current can be maintained. Local en- 
gineering firms are exceptionally busy. 


The result of the ballot on the owners' offer to increase 
wages in proportion to output was 635,098 against, 181,428 for 
the offer, a majority of 453,670 against acceptance. The 
former ballot showed a majority in favour of a strike of 367,917. 
At the meeting of the miners' delegates in London to con- 
sider the result of the ballot, it was decided by 154 votes 
against 27 that the recommendation of the Executive Com- 
mittee (to allow the strike notices to expire on Saturday, 
October 16th) should be adopted. The decision was com- 
inunicated to the Prime Minister by letter, and was acknow- 
ledged by him with regret, but without any indication of 
weakening. The delegates afterwards dispersed. . 

Exports of coal were prohibited by the Government, and 
an order was issued by the Board of Trade urging all mem- 
bers of the public to economise coal, gas, and electricity to 
the utmost. 

Three Emergency Orders have been issued by the Board of 
Trade. These are the Coal (Emergency) Order, 1920, the Gas 
and Coal Order, 1920, and the Lighting, Heating and Power 
Order, 1920. By the first the weekly consumption of coal in 
factories, workshops and other business premises is restricted 
to not more than 50 per cent. of the average weekly consump- 
tion during the four weeks ended October 16th. The Gas 
and Coal Order provides that the calorific value of gas 
shall not exceed 450 B.TH.U. per cubic foot. Under the Light- 
ing, Heating and Power Order public lighting is to be reduced 
and skysigns and illuminated advertisements are to be extin- 
guished; there must be no illumination of premises for adver- 
tising purposes or display, and the inside lights of shops must 
be for the actual conduct of trade. | 

On Monday and Tuesday the executive of the Transport 
Workers' Federation met to consider the situation, and on 
Wednesday a delegate conference of the National Union of 
Railwaymen was held. Commercial road transport workers 
on Saturday decided to insist on their demand for a minimum 
weekly wage, and some branches, including London, intend to 
put their strike notices into effect on Saturday, October Brd. 


Condulis aud Fittings for Canada.— The Department 
of Overseas Trade informs us that Н.М. Trade Commissioner, 
Toronto (Mr. F. W. Field), in a recent dispatch, intimates 
that he has been approached by Mr. F. A. Gaby, the chief 
engineer to the Hydro-Electric Power Commission of Ontario, 
who desires to investigate the suitability of English conduits 
and fittings for use in the Province of Ontario. He is par- 
ticularly interested in obtaining samples of 3-in. conduit, both 
enamelled and galvanised, in the following grades:— _ 

1. Light gauge, brazed, not screwed. =, . I 

2. Light gauge, seamless, not screwed. | т 

3. Heavy gauge, seamless, screwed and socketed. ..., . 

He would also like to see samples of as.complete a line of 
fittings as possible including the following: Couplings, benda, 
elbows, crosses, inspection boxes, junction boxes, -ceiling rose 
and switch boxes, ceiling rose and fittings, single-pole cut-outs, 
branching boxes, saddles, nipples,. insulating nipples, base 
blocks and jumpers, running joints, pendant fittings, lamp- 
holder fittings, loose outlets. 

It is suggested that United Kingdom manufacturers: who 
are interested should communicate with Mr. Gaby, sending 
samples and literature descriptive of their products. In this 
connection His Majesty's Trade Commissioner states that the 
deciding factor in the decision of the Commission regarding 
the adoption of English material will probably be the interest 
shown by United Kingdom manufacturers, and as the Com- 
mission are purchasers of large quantities annually of these 
goods, it is in the best interests of United Kingdom manu- 
facturers to give this inquiry their serious attention. 


Vol, $1; No. 2,939, Остовив 20, 1990.] THE ELECTRICAL «REVIEW. 


599 


The Export Credit Scheme. A letter has been sent to the 

President of the Board of Trade by the Federation of British 
Industries with regard to the export credit scheme instituted 
under the Board of Trade, pointing out certain features which, 
in its opinion, lead to the facilities which the scheme affords 
not being fully utilised. | | 

In view of the paramount importance of every effort being 
made to foster export trade, the Federation remarks that 
the fundamental principle of-the Treasury advancing 80 per 
cent. -(for-a penes up to three years) of the cost price of 
the goods to be supplied leaves 2) per cent. to be advanced 
by the bankers of the manufacturing firm wishing to export; 
but bankers are exceedingly reluctant to advance this 20 per 
cent., even. to old and favoured clients, when there are 
numbers of outlets for their funds in much shorter-dated 
securities at profitable rates. „ EL C ud 

It is suggested, therefore, in the first placé, that the export 
credit scheme to be of any 0 use should provide for 
advances to. approved firms of 100 per cent., not 80 per cent. 
of the cost value. 

It is the policy under the scheme to oblige the exporter to 
finance 20 per cent. of the net cost price of the goods that 
it is intended to export, but the exporter is forbidden to cover 
this risk by means of insurance. Why should he not only 
run the risk of making no profit, but also the further risk 
of losing 20 per cent. of the net value he puts into the work? 
It may be argued that this obligation ensures the exporters 
only taking on sound business, inasmuch as business which 
is good enough for the Treasury to finance to the extent of 
80 per cent. should be good enough for the profiting firm to 
finance to the extent of 20 per cent. But, practically, the 
exporter is not necessarily а financial expert, and provided 
that he can find such experts who by insurance will assume 
for him his 90 per cent. risk, the Government liability is 
reduced by the intended amount, and the exporter is still left 
with the legitimate risk of making no profit at all on his 
work. For these reasons the Federation strongly urges the 
Boerd of Trade to agree to the exporter being allowed, if he 
desires, to cover himself by insurance. 

. The export credit scheme was intended for private nde 
and its extension to dealings with the Governments of the 
countries to which it is applicable is in the nature of a con- 
cession. Nevertheless, the nature of security which was de- 
signed for the private trader is still rigidly applicable to а 
Government. This seems irrational, because certain kinds of 
security provided by ‘the individual are not agreeable to 
Governments, which; on: the other hand, are able to provide 
alternative forms of security outside the scope of the in- 
dividual. The Federation urges, therefore, that in cases of 
transactions with : Governments, great elasticity should be 
allowed, with regard to the nature of the collateral security 
which His Majesty’s Government insists upon. | 
Finally, the Federation points out that the amount ear- 
marked for this scheme was some twenty-six million pounds, 
and the amount drawn under it is understood to be а matter 
of some hundreds of thousands; this points conclusively to 
some inherent weakness in the scheme, which, in the opinion 
of the. Federation, would be remedied hy the adoption of its 
suggestions. a p : 


Manufacture of Washing Machines.—Mr. Sam Jackson, 
a well-known Shipley business man, has purchased the sole 
rights for the manufacture in England of the American 
Coffield electric washer. Recently Mr. Jackson made a tour 
of the States with the object of acquiring the patent rights 
of the best American machine. Keighley has been one of 
fhe foremost towns in the making of laundry machinery, and 
the industry has. received a severe blow by the о of 
Summerscales, Ltd., Phoenix Foundry, recently. Mr. Jackson 
is anxious that the manufacture of the newly-acquired Ameri- 
can machine should be taken up by Keighley, and a move 
is on foot to bring about this end. Work will be found for 
at least 500 hands, and it is stated that an opening for the 
disposal of 10,000 machines is confidently assured. 


LIGHTING AND POWER NOTES. 


Aberdeéeü.—YEaR's Workina. — The city's electricity 
accounts for the year ended July 31st last show a total revenue of 
£148,583, as compared with £107,996 in the previous year. 
Working expenses amounted to £95,687, as againat £65,306, 
leaving a gross balance of £52,846 (£42,690). The net result. after 
payment of capital charges, was a surplus of £13,790, comparing 
avourably with the previous year's net profit of £7,537. The 
number of units sold rose from 16,368,054 to 18,800,949. 


Aberystwyth.— WATER PowER.—It was reported at a 
recent meeting of the Town Council that a head of 100 ft. could 
be obtained at one peint of the Rheidol River above Ponterwyd, 
and between Ponterwyd and the Rheidol Falls, a head of 200 ft. 
was available. The question of utilising this water power for the 
generation of electricity is being investigated. 


Ardentina.—HvpRo-ELEOTRIO PROJEOT.—AÀ group of 


leading industrialists in the Department of Concepcion (Province of 
San Juan) is endeavouring. to form. а company with а share 


capital of $300,000 m./n. for the installation of жп . electrio:light 

and power station. The intention is to utilise a waterfall in the 

ET лаза canal for the generation. of eleotricity.— Review of the 
irer Plate. | ` 


Basingstoke. — ELecTRICITY  DisTRIOT. — The Town 
Council has asked the other interested authorities to join it in 
approaching the Commissioners with & view to obtaining an order 
constituting an area, including Aldershot and Basingstoke, as э 
separate electricity district. І X 


Bury.—ExT&N8IONB APPROVED.—The Town Council 
has rcceived the final sanction of the Electricity Commissioners to 
the extension of the generating station at Ohamber Hall. | 


Canada.—ToRoNTO's HypRo-EgLEOTRIC SySTEM.— The 
Annual Report of the Toronto Hydro-Electric Commissioners for 
the year ended December 31st, 1919, records a gross income of 
$2,604,758 and a working expenditure of 31,677,122, leaving a gross 
profit of $927,636. Interest, depreciation, sinking fund, &o., 
absorbed $923,484, and the net profit was $4,151. The number of 
Kw.-hours sold fell from 230,413,561 to 180 609,988, chiefly due to 
the cessation of the manufacture of war materiel. 


Cavan.—STREET  LicnTING.—Àt a meeting of the 
Urban Council, details were given of the arrangements with the 
Electric Lighting Co. for the street lighting within the existing 
lighting area, and it was added that the company hoped to haye 
the system extended later to outlying places near the town. ` 


. Continental.—S»PA1N.—4A concession has recently been 
grant.d for the establishment of a plant to utilise the water 
power of the River Puerto de la Ragua at Laroles (Province of 
Granada) in the generation of electrical energy for lighting and 
power purposes. И 
East Ham.—Year’s WOBKNd.— The accounts of the 
electricity department for the year ended March 81st last, show a 
total revenue of £51,831, compared with £84,407 in the previous 
year. Working expenses amounted to £43,194, as againat £31,670, 
leaving a gross profit of £8,640 (£2,738). The net financial resuit 
after payment of all capital charges was а deficit of £2,840, an 
improvement on last year’s figure— £7,748, M 


Golborne.— STREET  LiaHTING.—The Urban . District 
Council has asked Messrs. R. Evans & Oo., Ltd., the Lencsshiré 
Electric Power Oo., and the Lancashire United Oo., for terma fur the 
supply of electricity for street lighting. ж 


Holmfirth (Vorks).— ExtTensions.— The District Council 
has decided to extend its electricity services on new routes at afi 
eatimated cost of about £11,000. : 


likley.— EXTENSIONS.—In order to meet the increasing 
demand for electricity, the Urban Council has decided to extend 
the electricity works, at an estimated cost of £18,500. The 
preent plant has a capacity of 200 KW. The new plant 
has been purchased from the Government Disposal Board, 
and the sanction of the Electricity Commissioners. for the 
borrowing of £6,C00 for this purchase has been received. The 


` other items in the total cost of £18,600 include £11,000 for the 


additional buildings, £1,000 for plant, and “0 for an additional 
switchboard. The Council is making application to the Electricity 
Commissioners for sanction to borrow this further £192,5C0.— 
Yorkshire Post. | 


Keighley.—LossEs on Contracts.—The borough elec- 
trical engineer says in his annual report that the undertaking has 
been badly hit by the fixed price agreements entered into before the 
war. No fewer than 70 industrial undertakings are affected by these 
contracts, and although їп one or two instanoes inoreases have 
been to, the extra revenue has not visibly affected the 
financial results of working. Increases in ooal prices are the only 
changes which can vary the agreement. , ере d 


Kelso, —LIGHTING SCHEME ABANDONED.—The Gas Co. 
having intimated that the lowest estimate for an electric light 
installation for the town, with overhead mains, was £11,250, and the 
highest £30,000, the Town Council has decided to take no stepe in 
the matter. 


King's Lynn.—ExrzN810N8.—The Council has adopted 
a report of the Eleotrioity Committee recommending the following 
extensions and additions :—2,150 yd. of 05, three-core H.T. cable, 
£2,687; one 150-KkW. rotary converter, £1,500; one 400-K.v.A. 
transformer and switchgear, £1,000; and a new building, £500. 


Kirkcaldy.—SaLs or Sration.—In connection with 
the negotiations between Kirkcaldy Corporation and Fife Power 
Co. for the transfer of the former's electricity undertaking, the 
town clerk has been instructed to write the Power Оо. and inquire 
whether it will һе willing to purchase the undertaking 
immediately, and without option, as previously suggested. If an 
immediate purchase were made, entry would be at May 15th, 1921. 


Lepton (near Huddersfield).— Housx Ілантіха.— 
Representations are to be made te the Housing Commissioner by 
the Urban District Council urging him to agree to the oost of the 
installation of electric light in the new houses. 

Subject to Huddersfield Corporation agreeing to pay all expenses 
to which the Council may be put in supporting the former's appli- 
cation for an order authorising it to supp! y electricity for ару 

blic or private purpose within the area of the Council, the Urban 
District Council has given ite oonsent to the proposal. · 2m 
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Leeds. — TRANSFORMER BREAKDOWN.—Whilst a slight 
thunderstorm was in progress, on the afternoon of October 15th, 
a breakdown of a transformer occurred in one of the sub-stations 
at the generating station in Whitehall Road. causing ап explosion 
in the switching equipment. Tho plant was brought to а standstill 
and the city deprived of power for a time. There was а good deal 
of smoke as a result of the explosion, rendering repair work difficult, 
but the matter was put right in time to renew supply to the city 
generally in three-quarters-of-an-hour, though one or two isolated 
parts of the city were without electriojty for about two hours. 
The damage to plant was not great, and there was no personal 
injury. 

London.— CABLE ExPLosroN.—On October 12th the 
fusing of a cab'e in the Uxbridge Road caused a loud explosion, 
tearing up several yards of pavement and starting а fire. With 
some difficulty the fire was extinguished. The cable was the 
р :operty of the Metropolitan Electric Light Co. 

STOKE NEWINGTON.—The Council їз recommended to apply for 
sanction to a loan of £10,000 for the extension of mains and 
services. 


Marsden (near Haudders field). — ELECTRO LIdET 
SCHEME.—At a meeting of the District Council, last week, Mr. 
G. H. Whiteley, in accordance with а resolution at a previous 
meeting, outlined а scheme for electricity supply for the distriot, 
and the Council decided to call a special meeting to consider the 
proposal in detail. Mr. Whiteley suggested the acquisition of a site 
ata mill at Warehouse Hill—be believed the parties concerned 
might hand the mill over without need to purchase—where there 
was а good water supply for generation of elsctricity. The approxi- 
mate oost of his scheme, including plant and cables, would be 
£6,660. He calculated the working costs to be £1,248, and the 
income from 20) consumers, meter rents and 125 public street 
lighte, £2,511, leaving a profit of £1,263. 


Navan.—Licatine SCHEME.—Àt a public meeting to 
discuss the proposed public electric lighting scheme, it was stated 
that the scheme would cost £10,000, and that the first year's 
results would about cover the expenses. 


Richmond (Surrey).—ELRHOTRIOrrT AND Hovsine.— 
Apparently there is some difficulty about lighting the new houses 
being built under the local housing scheme, as the Electricity 
Supply Оо. is not prepared to lay maina in the roads, so the new 
dwellings are to be eleotrically lighted in those roads where mains 
already exist, while in other cases gas is to be installed. 


Stratford-on-Avon,—ELkEcTRICITY UNDERTAKING.—ÀL 
а meeting of the Town Council on Ootober 12th, Alderman Winter 
said his Committee could not recommend the Council to take over 
the electricity undertaking for £10,000. A sum of £30,000 would 
require to be expended on renewals, and then the town would be 
faced with а deficit of £778 on a year's working. The company 
would be in a batter position tô treat with the Electricity Com- 
missionere than the Corporation.— Birmingkam Post. 


Truro, —ELECTRIC Lightina Ѕонеме REQUIRED.—The 
local Mercantile Association is urging the City Council to consider 
the possibilities of an electric lighting scheme for the city. 


Walsall.—Loan SANOTIONED.— The Electricity Com- 
missioners have sanctioned the borrowing of £119,500 for new 
plant and other works in connection with the electricity under- 
taking, on the understanding that the Corporation is willing, 
when necessary, to link up with the Wolverhampton Corporation 
or the Midland Electric Corporation, or both, and to assist in the 
formulation of a scheme for supplying any new district with elec- 
1 determined on by the Commissioners in the North Midland 

trict. 

The Corporation has confirmed a proposal of the Electricity 
Committee that application be made to the Electricity Com- 
missioners for sanction to borrow £10,000 for house service cables. 


Warwick.—Minrmum CuanGE.—The local Chamber of 
Trade has passed a resolution urging the abolition of the fixed 
minimum charge, allowing the consumer to pay only for electricity 
actually used. 

Whitehaven.— Loan.—The Town Council has applied 


for a loan of £12,000 for the provision of a steam generating set., 


TRAMWAY AND RAILWAY NOTES. 


Bradford. — REVENUE From Hicuer Fares. — The 
result of a complete week's working under the advanced fares 
(October 3rd to 9th) has shown an increase in revenue of £3,176 
compared with the corresponding week of last year. During the 
current working year the receipta have shown an average weekly 
increase of £900 over last year's figures. 


Burnley.—MisHar.—A tramcar mishap occurred in 
Manchester Road, Burnley,on October 14th. А carcommenoed to run 
backward down the steep gradient of Halstead Street. A passenger 
ran to the brake, and tried to stop the car. Eventually it was 
· brought to a standstill by the driver. It was then found that the 
brakes were broken. In attempting to alight, a passenyer fell to 
the ground and sustained concussion, 


Continental.— SWEDEN. — The Swedish Railway Admini- 
stration has requested the Government to ask the Riksdag to 
provide for 1922 the sum of Kr. 26 mill. for the eleotrification of 
the Stockholm-Gotenbarg line. The total oost of the scheme is 
estimated at Kr. 75 mill.— Economic Review. 


Darwen. NEW Cars.—It is stated that the three new 
cars on order will not have covered tops, for the reason that they 
could not b3 used on the Blackbarn route, as the bridges in Black- 
burn are not high enough to permit covered oars to run under 
them. 


East Ham.—YEAR’S WonkKrING.—The total revenue 
accruing to the Tramways Department for the year ended March 
81st last was £95.235, compared with £81,848 in 1918-19. Working 
costs totalled £104,386, against £85,691, leaving a gross deficit of 
£9,161 (£843), which was increased by payment of capital charges 
to £21,355 (£11,174). ` 


Japan.—RAILWAY ЕЁг,КОТВТЕ1САТ1ОХ.—Ёх{епвїопв of the 
electric railways running out of Tokio, which will link many 
important centres with the capital, are now planned by the Railway 
Department. A decision has already been reached to run an 
electric line from Ryogoku to Chiba, and from Kichijeji to 
Hachioji. Another extension under consideration is that of the 
present Tokio- Yokohama ‘electric line to Odawara and Yokosuka. 
A new electric line out of Syeno Station to Takasaki is also planned. 
The authorities expect to have the five-mile section between 
Hachioji and Kokubanji in operation before the end of the year. 
The Ryogoku-Chibe line will be attended to after Manseibashi and 
Ryogoku have been ‘connected.—Chamber of Commerce Journal 
(Yokohama). 


London.—New Tramway.—The construction of the 
tramway from West India Docks to Terrace Road, Hackney, гій 
West India Dock Road, Burdett Road, Grove Road, Lauriston 
Road, and Well Street, has been commenced by the Consolidated 
Construction Co., Ltd., on behalf of the London County Council. 
The system to be adopted is that of the overhead electric trolley. 
The tramway will link up directly the boroughs of Poplar and 
Hackney.— Daily Telegraph. | | 

INCREASED FARES RESULTS.—In a statement issued from 
Electric Railway House it is stated :—'' For the second week during 
which the increased fares have been in operation—the week ended 
October 9th—the number of passengers carried on the Underground 
railways and omnibuses together, exclusive of railway season- 
ticket holders, was higher by 350,000 than the number carried 
during the preceding week. Taking the railways and omnibuses 
separately, the former earried 50,000 fewer passengers, while the 
latter carried 400,000 more." 

INSTRUCTIONS TO EMPLOYES.—In a document addressed to men 
of the Metropolitan Electric Tramways, the Union of Vehicle 
Workers says :— 

‘In view of the large amount of unemployment prevailing and 
of the recent dismissals that have taken place on the company's 
system, the following instructions are issued, which every member 
is expected to adhere to :— 

To abstain from working ‘rest days’ during winter months 
and overloading to be strictly limited to that allowed by the police 
(only 11 allowed to stand in any car). This has not been 
rigorously observed recently because of great passenger traffic.” — 
Daily Chronicle. 

"TUBE" ACCIDENT.—In the afternoon of October 14th, a train 
on the District Railway ran into the buffers at Wimbledon 
station and mounted the platform. None of the passengers 
received injury, but а women was killed and four others were 
injured while waiting for a train. 

At the inquest subsequently held on the body of Mrs. Judith 
MoLelland, the lady who was killed, the motorman stated that 
upon entering the station he shut off power, and applied the brakes 
as usual, approaching the buffers at the usual speed. Не found 
the brakes were not acting, and put on the emergency brake, 
which, however, also failed to hold the train. Witness stated that 
he hai held the position of driver for six months An inspector 
stated that even at the speed of two miles an hour, the train would 
climb the buffers on account of its weight; there was а slight 
incline towards the platform, and the buffers were unsuitable. 
The jury returned a verdict of “ Accidental death," adding that 
the train appeared to have been travelling a little too fast, and 
the motorman had committed а slight error of judgment; it was 
thought that more suitable buffers should be erected. 

ST. PANCRAS.—The Council has decided to install a motor- 
generator set at the Bangor Wharf depot, at an estimated cost of 
£350, for the purpose of charging the batteries of two electric 
dust-vans, 


Tramway Employés.— NEW Waces DRMAND.— The 
National Joint Industrial Council of the Tramways Industry 
recently held a meeting at the Ministry of Labour to oonsider the 
question of standardisation of wages. Mr. H. J. Squires, chairman 
of the London County Council Tramways Committee, presided. 
The employés’ representatives put forward a demand for a further 
all-round increase of 12s. per week, on which the employers 
declined to proceed with the question of standardisation. The 
employés’ representatives then requisitioned a meeting at the 
Ministry of Labour for October 26th to consider the wages demand. 
—The Times. 


Wigan.—FEMALE ЕмрготЕ8. — Owing to the large 
number of applications by men for posts at present held by women, 


the Corporation has decided to replace the female conductors and 
car-cleaners as soon as convenient by males, 
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TELEGRAPH AND TELEPHONE NOTES. 


Baltic States.—TELEGRAPHIC CopEs.—In reply to a 
recent inquiry respecting the use of commercial codes in telegrams 
between the United Kingdom and the Baltic States, the Postmaster- 
General informed the Department of Overseas Trade that as regards 
Latvia, the only conditions imposed are those of the local author- 
ities in Latvia. At this end, the position is that all telegrams must 


be in plain language, but it is understood the General Poet Office , 


will accept codes at the sender's risk, as the local authorities in 
Latvia may, or may not, accept them. As regards Esthonia code 
telegrams are now definitely accepted if they are addressed to well- 
known firms, on condition that, when and if called for, the codes 
must be produced for the Esthonian Government. Board of Trade 
Journal. 


Telegrams by Aeroplane.— During the recent strike of the 
Dutch employés and telegraphista, urgent cable messages for 
the U.S.A. and other countries were brought from Amsterdam to 
London by the Handley-Page Air Mail Service, and transmitted by 
ordinary telegraph cable from London. 


New Baltic Cable.— The British cable-steamer Faraday 
has arrived at Visby, on the Island of Gotland. Sweden, for the 
purpose of laying a telephone cable between Visby and Stock- 
holm.— Reuter's Trade Service (Stockholm). 


New Telephone Exchange.—At 2.30 p.m. on the 
16th inst., the new Liverpool "Central" telephone exchange was 
put into commission to replace an old and inadequate exchange of 
the same name. The "Central" is the junction centre of the city, 
and the introduction of new and improved apparatus has necessi- 
tated the alteration of the telephone numbers on a fairly large 
scale. 


Switzerland.—LEAGUE or Nations’ WIRELESS INSTAL- 
LATION.—It is understood that the League of Nations, whose 
secretariat is due to arrive at Geneva from London at the end of 
this month, proposes to have wireless apparatus installed at its 
headquarters capable of communicating over a diktanoe of 750 
miles. 

Underground Telephone Cable.— To relieve the con- 
gestion of the overhead telephone wirea an underground cable is 
being laid between Glasgow and Greenock. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in which the "Official 
Notice" appeared.) 


OPEN. 


Australia. January 19th, 1921. Victorian Railways 
Department. Supply, delivery, and erection and testing, or, alter- 
natively, supply апа delivery of electric furnace and equipment, 
and/or, alternatively, for supply and delivery of equipment, and 
drawings for electric furnace. Particulars from the Agent-General 
for Victoria, London, 8.W.— Tenders. 

BRISBANE.—Novembar 23rd. P.M.G.'s Department. 
‘and telephone switchboard parts. (October 8th.) 

WESTERN AUSTRALIA.—Deoember 28th. Postmaster-General’s 
Department. Telegraph and telephone instruments and parts. 
(Schedule 689). 

Belgium.—October 26th. The Société Nationale de 
Chemins de Fer Vicinaux, 14, Rue de la Science, Brussels. 
Underground armoured cables for feeding the Namur-Citadelle-La 
Plante railway. Electrical Department (Services Electriques) of 
the company, at 48, Rue Monteyer, Brussels. 

. Tenders are being invited by the municipal authorities of 
Wevelghem for the establishment and equipment of two new 
transformer cabins in connection with the electricity supply in 
the town. The specification can be seen either at the Seoretariat 
Communale, Wevelghem, or at the offices of M. Goffin, Ingenieur- 
Conseil. 113, Avenue Albert, Brussels. 

. October 30th.—The Belgian Post and Telegraph authorities at 
La Salle Madeleine, Brussels. Supply and fixing of a quantity of 
telephone cables and accessories in the Antwerp district. The 
specification (cahier des charges special No. 511) can be obtained 
from above address at а coet of 7 fr. 90 c. 

November 3rd, Municipal authorities of Hognoul (Province of 
Liége). Concession for the supply of electrical energy for lighting 
and power purposes in the town. 

November 4th. Municipal authorities of Schaerbeek. Supply 
of 1,675 electricity meters (single-phase and three-phase). Copies of 
the specification may be obtained from the Service de 1’ Electrisité, 
Hotel Communale, Schaerbeek. 

- November 9th. Municipal authorit/es of Antwerp. Electrical 
plant. Specification from the Hotel de Ville, Antwerp. 


Costa Rica.— The Government of the Republic is 
inviting tenders for the concession for the construction and 
working during a period of 50 years of an electric tramway between 
the towns of Alajuela and Grecia. Particulars can be obtained 
from the Consul-General of Costa Rica, M. Camille Marchant, 
10, Avenue Hamoir, Brussels, Belgium, 


Telephones 


Doncaster.— November 2nd. Electricity Department. 
One 750-Kw. rotary converter and L.T. switchgear. (See this issue.) 


France.—October 26th. French State Railway authori- 
ties (Service Electrique), 43, Rue de Rome, Paris. Supply and 
laying of two high-tension three-phase oables between the sub- 
stations of La Garenne, Chatou and St. Germain. 

November 19th. French State Railway authorities, Rue de Rome, 
Paris. Supply and installation of the necessary electrical material 
for the Ouest-Ceinture sub-station. Particulars may be obtained 
from the Service Electrique, 43, Rue de Rome, Paris. 

November 26th. French State Railway Authorities, Paris. 
Supply and erection of two electrically-operated travelling cranes 
at the La Garenne electrical repair shops. Particulars may be 
obtained from the Service Electrique, 88, Rue de Rome, Paris. 


Italy.—The Department of Overseas Trade has received 
an inquiry from Rome for electric gantry oranes, to lift 1 5 tons at 
a radius of 12 m. Particulars from the D. O. T., where a sketch 
can be seen. 


Manchester. — October 27th. Electricity Committee. 
Complete heating installation for the workshop and stores at the 
Barton power station. Mr. B. L. Pearce, Chief Engineer and 
Manager, Dickinson Street. 

November 8th. Electricity Committee. Supply and erection of 
high and low pressure steam, feed, &c., pipework —inoluding altera- 
tions to existing pipework, &o. (October 15th.) 

November 22nd. Electricity Department. Motor-generators, 
battery boostera and switchgear. (See this issue.) 


Turton. — November 10th. Urban District Council 
Electricity Committee. Overhead lines and underground cables. 
(October 15th.) 


West Hartlepool.— October 26th. Electricity Department. 
One 1,000-Kw. rotary converter and switohgear. (October 8th.) 


CLOSED. 


Australia. —Sydney City Council. 
Committee. Accepted 
дах шшш demand indicators, £1,831.—W. G. Watson & Co., 


Lid. 
pare parts for the . turbo - - alternator, £2,000, — Met. - Vickers 
PA clectrical Co., L 


MELBOURNE, — City Council. 
Accepted :— 

Meters.—(a) сце 644.—British General Electric Co., Ltd. (e) £860.—W. 
Watson & Co., Ltd. (d) £334.—W. G. Watson & Co., Ltd. (е) 2:95. — 
Warburton, Frank (Pty. ), Lid. 

Split-conductor three - core cables, £14,569; 500 yd. v. I. N. cable, £219.— 


P.M.G.'s Department, N.S.W. :— 


W.T. Henley's Telegraph Works. 
Telephone exchange equipment, £0,946.—Automatic Telephones (Aust.), 
Ltd.— Tenders. 


Middlesbrough.— 
Electric lighting equipment of the 160 houses in connection with the 
housing scheme. Mr. G. Morrison. 


Electric Lighting 


Electric Supply Committee. 


Sunderland.— Town Council. Accepted :— 
B. I. 4 Helsby Cables Co.—880 yd. service cable; 440 yd. 1 cable; insulating 


Time e Recorders (Leeds), Ltd.— Bunty time recorder, with fittings. 
Callender's Cable Co., Ltd. —24 tee boxes. 


FORTHCOMING EVENTS. 


Institution of Mechanical Engineers.—Friday, October nd. At the 
Institution, Storey's Gate, S. W. At6p.m. Address by the President. 


Junior Institution of Engineers.—Friday, October 22nd. At 89 Victoria 
Street, SSW. At 8 p.m. Paper on Impulse Turbines,” by Mr. A. H. Fitt, 


Manchester Association of Engineers. — Saturday, October rd. At the 
Memorial Hall, Albert Square, Manchester. At 7 p.m. Paper on Vibra- 
tion, includin that of Crank Shafts, Fly Wheels End Alternating current 
Generators, by Mr. J. Frith. 


Birmingham and District Electric Club.—Saturday, October 28rd. At the 
Grand Hotel, Colmore Row. At6.80p.m. Annual ladies’ night. 


Institute of Industrial Administration.—Saturday, October 28rd. At the 
Central all, Westminster. At 8 p.m. Address on The Industrial 
Question," by Viscount Haldane. 


Faraday Society and sical Society of London.— Joint meeting, Monday, 
October 2:th. Atthe Institution of Mechanical Engineers, Storey’s Gate, 
B. W. At 2.80 p.m. General discussion on The Physics and Chemistry of 
Colloids and their bearing on Industrial Questions.” 


Chemical Society.—Thursday, October 28th. At the Institution of Mechanical 
Engineers, Storey's Gate, Westminster. 8.W. 1. At 8 p.m. Fischer 
Memorial Lecture, by Dr. M. O. Forster, F.R.8. 


Chelmsford Engineering Society. — Thursday, October 28th. At the 
East Angliaa Institute of Agriculture. At 7 p.m. Paper on “Gauges and 
their Manufacture,” by Mr. E. А. N. Pochin. 


Normampton Past-Day Students’ Associstio —Friday, October 29t 
At the Northampton Institute, Clerkenwell, At 7 p.m. Smokin 
concert, 
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„Summer Time.—-The Home Secretary gives notice that 
summer time will cease, and normal G. M. T. be restored, at 3 a.m. 
(summer time) on the morning of Monday next, October 25th, 
when the clock will be put back to 9 a.m. Olocks should, there- 
fore; be put back during the night of Sunday-Monday next, 
Ootober 234th-25th. | | . 


Legal.—P.M.G. v. BLACKPOOL AND FLEETWOOD TRAM- 
ROAD Oo., LTD.—This case came before the Court of Appeal, oon- 
sisting of the Master of the Rolls and Lords Justices Atkin and 
Younger, on October 18th, upon the appeal of the defendant com- 
pany from a judgment of a Divisional Court, reversing a judgment 
of the judge sitting at the Blackpool County Court in an action 
brought by the Postmaster-General to recover £16 18s., the 
agreed expenses incurred in making certain alterations or repairs 
to telegraph lines which were alleged to have been injuriously 
affected by the working of the defendant company’s electric 
tramway. | 

A report of the case appeared in the ELECTRICAL REVIEW for 
December 19th, 1919. | 

At the oonolusion of the arguments of counsel, their Lordships 

dismissed, the appeal, bolding upon the facts and the course adopted 
in the County Court, that it was imposible to interfere with the 
decision of the Divisional Court. 
" Appointments Vacaut,—Foreman, $325 per month, for 
the Government of the Federated Malay States ; switchboard 
attendant (94s. 6d.) for the Derby Corporation Electricity Depart- 
ment; engineering draughtsman (£427), for the Hammersmith 
Borough Council Electricity Department ; repairs superintendent 
(£800 + £180), for fhe L.O.C. Greenwich generating station ; 
eleotrioal engineer (7,5C0 Rs. per annum), for the Government of 
Mauritius; atzistant engineer operator ($360 per month + 20 per 
cent ), for the Brunei Wireless Telegraph Stations of the Govern- 
ment of the Straits Settlements; jointer, for the Wrexham 
Corporation Electricity Department; plumber-jointer, for the 
Walsall Corporation Electricity Works. See our advertisement 
pages to-day. 


'Salving War Wrecks.— Mr. А. H. Salinger, of New 
York, has perfected а new device which ís being tested, and which 
he asserta will be effective in salving valuable ships and cargoes 
which were sunk during the European war. The device has an 
electric control operated from the surface. This direots its passage 
to. the. floor of the sea and under the ship clearing the keel by 8 ft., 
and emerging-on the opposite side of the vessel, where it is attached 
to a саре: When enough cables are placed under the ship to 
attach to pontoons of a special collapsible type, air is pumped into 
the pontoons and the ship is raised to the surface, The inventor 
aaserts that his method is much less costly than those at present 
employed, and that the time required to complete the task is 
greatly reduced.— Reuter's Trade Serrice (New York). 


Distribution Mains 1а Italy.—The following statistics 
are abstracted from an article by Sr. Reboa in J. Elettrotecnica :— 


ELECTRIO NETWORKS, 


Kilograms of 
Length ої Weight o copper per linear 
BY og lines copper metre of 
.. Kind of conductor. (kilometres). (tons). conductors. 
H.P. overhead lines 27,600 34,000 1°28 
LP. “yoy 21,000 11,000 0'525 - 
H.P. cables T 5,8CO0 3,900 0:675 
LP. „ 80 5,600 6,100 1°915 
Totals 60,000 55,000 — 


Educational.—The resolution passed by the shareholders 
of Messrs. Brunner, Mond & Oo., authorising the directors to 
distribute to universities or other scientific: institutions the sum of 
£100,000 for the furtherance of scientific education and research, 
has been challenged by Mr. W. W. Evans, a shareholder, who has 
brought an action for an injunction to reatrain the company from 
carrying out the proposal. The trial of the action is pending. 

‘Lonpon Lectures PosTPONED.—The course of lectures on 
Experimental Studies in Vegetable Physiology aud Vegetable 
Electricity,’ which was to have been given during the present 
term at the London University, South Kensington, by Prof. A. D. 
Waller, has been postponed till next session, owing to the fact that 
Prof. Waller's lecture room is still in use by the administrative 
staff of the University. During the war a portion of tho buildings 
was commandeered by the Government, and it became necessary 
for the University authorities to requisition the lecture room for 
work connected with the administrative offices.— The Times, 

LoNDoN UNIVERSITY.—The L. C. C. Education Committee at a 
special meeting on the 18th inst. decided.that subject to arrange- 
ments being made between the Government and the Council of 
King's College, and in the event of the University of London 
accepting the Bloomsbury site, and provided that adequate grants 
are made by the Government for building administrative quarters, 
the Council is prepared to consider an application for a building 
grant. It was stipulated that the Council's contribution should 
not exceed one-third of that made by the Government, to a total 
not exceeding £1,000,000. The Sena e of the University was 
consider the matter this week. | 
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I. M. E. A. Meeting.—A special general meeting of the 
Incorporated Municipal Electrical. Association was held on 
October 15th, when the question of the future position in 
connection with the National Joint Industrial Council and District 
Councils of the electricity supply industry was considered. 


L.E.E. Re-union.—The London Electrical - Engineers’ 
Old Comrades’ Association is holding а re-union concert at the 
Bridge House Hotel, London Bridge, on November 20th. Admis- 
sion will be by membership card obtainable from the Hon. Seo., 108, 
Heathwood Gardens, Charlton, S. E. 7. тул | 


Fatalitles,—At Deans Oil Works, West Calder, on October 


14th, Alexander Ellis, a miner, lost his life under peculiar оігопоќ 
stances. А live electric wire from the power station had, in som’ 
way, got into contact with a door handle, and when Ellis turned the 
handle, he received a shock, and died immediately. 


French “Leader” Cables,—4Admiral Fournier, on October 
11th, addressed the Academy of Soienoes, in Paris, on the subject 
of “leader” cables for guiding ships. It is reported that the 
French Minister of Marine has decided on the installation of the 
system in all French porta, and there is some talk of laying.a cable 
across the English Channel. . . . НОСЕ 


Bethlem Hospital. X-Ray Department. Founded in 
1247 by a leading London citizen, the Bethlem Royal Hospital for 
the treatment of sufferers from mental diseases takes honourable 
rank. In 1916 agenerous donor installed a complete kinematograph 
apparatus for the amusement of patients and staff. The work is 
now taken a step further by the generous gift of the president of 
the hospital, Sir Charles Cheors Wak: field, C. B. E, who is presenting 
a complete X-ray installation to the hospital, which is to be 
inaugurated to-day by the Lord Mayor. 


Barnsley Apprenticeship Scheme.—The Town Council 
has approved a scheme, submitted by the- borough electrical engi- 
neer, for the employment of apprentices at the electricity worka at 
the age of 17 years and upwards, the period of apprentioenhip to be 
three years at the following scale: — First year, 25s. per week; 
second year, 30s. per week ; third year, 36s. per week. It was also 
decided that such apprentices should be afforded every facitity for 
attending classes at the Technical School. | 


New York Leader“ Cable.— As we foreshadowed some 
time back, the U.S. Nav. I authorities, on the 6th inst., oarried out, 
successful demonstrations of how a ship may be guided into 
harbour safely, in spite of the densest fog, by means of a submerged 
“leader” cable carrying an alternating current. The experiment 
took place in the Lower Harbour at New York, and Com. Norton 
" picked up" the cable down stream; by listening in he steered 
the U.8. 8. Semmes to port or starboard, according to the volume of 
sound indicating his position. The receivers consisted of two coils 
hung just above the water-line on either side of the destroyer in 
conjunction with amplifiers at the steering position. 


Electricity and Housing. — We have from time to time 
referred to what is being done in various parts of the country 
with regard to the application of electricity to housing 
schemes, and the excellent idea of the E.D.A. in attempting to 
persuade electricity supply authorities to provide a few all 
or semi-electric " houses in every district, with the object 
of obtaining actual data, will doubtless give fruitful results 
that will be of much value. In this connection, the New- 
castle-on-Tyne Electricity Supply Co., Ltd., has been working 
for a long time on a housing scheme in the Billingham 
district, and at the present time, when so many housing 
schemes are under consideration, it is thought that a concrete 
example of what is actually being done in one district will 
be of wide interest. We hope to return to the subject at an 
early date; for the present it will suffice to draw attention 
to a booklet which is about to be issued by the above com- 
pany in the hope that the particulars therein given will prove 
useful to housing authorities and others interested, who are 
invited to visit the houses described, and see for themselves 
what is being done. At present only 73 houses, of four 
different types, are being built, and they are intended. for 
the working classes. The booklet first deals with the advan- 
tages that are derived from the use of electricity in houses 
and proceeds by the aid of plans and illustrations to descri 
the lighting, heating, and cooking apparatus installed in the 
various rooms. It may be mentioned that in the bathroom 
and scullery hot and cold water systems are installed, and 
the latter гооп also contains an electrically-heated clothes 
boiler. An electric cooker and electric fires are provided. 
Finally, details and figures are given with regard to current 
consumption, and testa of electric cooking for six persons 
in a house. | | | 


Electrical Treatment for Tooth Diseases.— With further 
reference to our note under the above heading in our October 
8th issue, it is interesting to learn that as early as 1911 the 
Cox-Cavendish Electrical Co., Ltd., placed on the market a 
special n pardus designed for the treatment of various dental 
diseases by means of electricity, the treatment being known 
as "Ionic Medication," and carried out through the agency 
of a galvanic current. А large number of outfits has been 
supplied since that date, and in 1918 an interesting bookie} 
on the subject was published by Mr. E. H. Willis. 
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L an in Transmission Line, — The Electrical 
Review of Chicago, quoting a paper read before the American 
Institute of Electrical Engineers, describes how the problem 
was solved of carrying a high-voltage transmission line 
between two mountain tops by the Knoxville (Tennessee) 
Power Co. The length of this span is 5,010 ft., and a total 
of 83 steel and aluminium wires were stranded together to 
form the cable. This cable, which has a diameter of 1.175 in. 
and a weight of 2.032 lb. per ft., has an elastic limit of 
65,000 lb. and an ultimate strength of 82,000 lb. Allowin 
an increase in weight of 1.025 Ib. per ft. due to ice, an 
assuming a horizontal wind pressure of 1.085 lb. per ft. of 
length, the total resultant loaded weight per foot amounts 
to 3.25 lb. The temperature at the time of stringing the 
cable was about 80 deg. Ё., and the three lower spans were 
installed. with a sag of 237 ft. below the lower support, the 
difference in elevation of supports being. 208.5. ft. The upper 
cable was suspended with a sag of 116 ft. below the lower 
support, the tension in this cable having a value of about 
10 tons. The insulators used on this long span are rated 
at 150,000 volts, and are of the oil-filled, porcelain-covered, 
strain type. The hickory wood used in their construction 
was carefully selected and tested before being finally passed. 


—.. 


<. INSTITUTION NOTES. 


Institution of Electrical Engineers.— WESTERN CENTRE.— 
The nintb annual meeting of the Western Centre was held 
at Cardiff on Monday evening last, the Chairman (Mr. Arthur 
Ellis} presiding over а good muster of members and visitors. 
The annual statement of accounts was presented by the Trea- 
surer (Mr. A. J. Newman). This statement showed an ad- 
verse balance on the session’s working, and Mr. Newman 
emphasised the necessity of strictest economy during the com- 
ing. session if the future activities of the Centre were not to 
be seriously curtailed. The scrutineers of the ballot re- 
ported that the following had been elected to the vacancies on 
the committee :—Messrs. C. G. Morley-New, B. K. Ashton, 
W. Nairn, T. Hood, and Major Ivor David, with Mr. A. J. 
Newman as chairman and Messrs. A. C. McWhirter and F. 
Tremain as first and second vice-chairmen respectively. After 
the transaction of routine business an interesting presentation 
was made to Messrs. C. T. Allan and A. J. Ostler, the joint 
hon. secretaries of the Centre. The presentations took the 
form of a split-second stop watch for Mr. Allan, and rose bowl 
and fruit dishes for Mrs. Allan, and a soup tureen convertible 
to entrée dishes and a silver cigarette case for Mr. and Mrs. 
Ostler. The Chairman, in making the presentations, asked the 
recipients to accept the gifts as a small token of the apprecia- 
tion. which was felt by those who took part in the summer 
meeting of the Institution. That function had been an un- 
qualifed success, and it was in no small measure due to the 
untiring efforts of Mr. Allan and Mr. Ostler. After Mr. Allan 
and Mr. Ostler had suitably responded, a short address on 
Technical Edugation " was given by Principal Cole, of the 
Cardiff Technical College, and this was followed by an address 
by Sir William Noble, chief engineer to the Post Office, on 
Post Office Telegraphs and Telephones." Sir William gave 
a résumé of the work..accomplished by. the Government in 
these departments, and dealt with the plans regarding Cardiff. 
Progress was being held. up chiefly on account of the shortage 
of material. He considered that Great Britain still maintained 
her supremacy in telegraphy and telephony, апа that the ser- 
vice given whilst far from perfection compared favourably with 
that of any other nation. ' Hearty votes of thanks were 
accorded both Principal Cole and Sir William Noble for their 


addresses. 


. Chelmsford Engineering Society.—The first meeting of 
the new session was held on October 13th, when Mr. T. E. 
Dann gave his presidential address. The speaker pointed out 
that. a very comprehensive programme had been arranged, 
urged members to take a wide view of the subjects dealt 
with, and not confine themselves strictly to the technical 
side. Mr. A. Haskins, M.B.E., in moving a vote of thanks 
to the President, extended an invitation to the Society to 
visit Messrs.-Hoffmann’s works, and Mr. A. Eddington invited 
the Society to Messrs. Marconi’s at some future date. The 
membership new stands at 90. | 


Faraday Society and Physical Society of London.—A 
general discussion on * The Physics and Chemistry of Colloids 
and their Bearing on Industrial Questions " is to be held at 
the Institution of Mechanical Engineers, Storey's Gate, S. W. I. 
on October 25%. ` Sir Robert Hadfield, Bart., F.R.S., will 
take the chair at 2.90 p.m., and Prof. Sir William Bragg, 
K.B.E., F.R.S., will preside over the discussion. Among the 
many papers to be presented are '' The Origin of the Charge 
of a Colloidal Particle and its Neutralisation by Electrolytes,” 
by Mr. J. W. Mukherjee, M.Sc., and ‘‘ Some Practical Ap- 
plications of Electro-endosmose and Cataphoresis, by Dr. 
W: R. Ormandy, F. I. 0C. des | m 


‚ Association of Mining Electrical Engineers.—The York- 
shire branch of the Association held ite first meeting of the 


session at Wakefield, on October 9th, when Mr. F. W. Har- 
bottle delivered his presidential address. He took as his 
subject ‘‘ The Efficient and Safe Working of Electrical Ap- 
paratus in a Mine." Colliery electricians, he feared,- were 
apt to be a little lax with regard to the periodical examination 
of the plant under their care, and he strongly advised that 
periodically all electrical apparatus should be aken out. of the 
pit and thoroughly overhauled. A coal cutter or conveyor 
working in adverse conditions should be brought out every 
six months; motors working under better conditions could 
remain at work undisturbed for, perhaps, three years, while 
static apparatus such as transformers and switches could 
remain in the pit for five years. He also urged the changing 
of oil used in transformers and switches at least every two 
years. The deteriorating effects on insulation of a dry, dusty 
atmosphere or high temperature were also dealt with. To 
prevent motors running at excessive speed, due to a negative 
load, he suggested the use of an over-speed governor or а 
clutch. Protection against overload was dealt with, and the 
need for systematic supervision emphasised. E 

The members then discussed in detail the new rules regulat- 
ing the use of electricity in mines. 

Ап Ayrshire sub-branch of the Association has been formed, 
and the opening meeting was held at Kilmarnock on October 
16th. Mr. Archibald Smellie, New Cumnock, is president. 

The West of Scotland branch of the Association opened 
the session on October 16th, when Mr. Frank Anslow, Glasgow, 


` the president, gave an address on the electrification of col- 


lieries and a new form of power transmission. 


The South African Municipal Electrical Engineers’ 
Annual Congress.—The fourth annual convention of the 
Association of Municipal Electrical Engineers was held 
in September at Pretoria. Mr. Sankey (Johannes- 
burg) presided over a large attendance, and in the 
course of his retiring address, said that one of the unfortunate 
features of the last year's history of the Association 
had been the loss of a large number of its most respon- 
sible and valued members who had retired from municipal 
life, tempted in most cases by the sweets of commercial life. 
On the one hand, wage earners were being paid sums which 
rested upon no basis of individual skill or output, but were 
simply the result of collective bargaining, and they were often. 
too high. On the other hand, the salaried official, who until 
recently had disdained to combine, was often being remune- 
rated at a rate far below. the figure which represented his 
real value. That, as events had shown in their own Associa- 
tion, was most evident in Government and municipal depart- 
ments, where the brain worker had less opportunity of con- 
troling his gains than in commercial. life. the two 
situations the underpayment of the brain worker wag likely 
to do the country more harm, though while оппа соша 
intrude into these matters in the way they did at present, 
it was difficult to see how the situation was to be altered 
without a good deal of trouble. А joint committee of the' 
South African Institute of Electrical Engineers and of their 
Association was, however, meeting to endeavour to improve 
the salaries and working conditions of municipal electrical 
engineers. Meantime, he had undertaken on behalf of their 
Association to collect and tabulate statistics of salaries and 
working’ conditions of municipal electrical engineers at the 
present time. Some of the working conditions in the small 
towns read more like the days of slavery, and one could hardly 
realise the spirit of heartless indifference which apparently 
permeated some small councils. If the Association could bring 
the attention of the Government to the necessity of the em- 
ployment of 5 engineers to have charge of electrical 
undertakings, and of engaging only consulting engineers of 
proved ability and long experience in their particular branch 
of the profession, it would have performed good service to its 
members and the public alike. ‹ | 

Мг. T. C. Wolley Dod (Pretoria) was elected president of 
the Association, and in his address to the convention, dealt 
with municipal electric undertakings, including the genera- 
tion, distribution, and utilisation of electric energy. Whether 
the concerns they controlled were large or small, there waa 
one feature common to them all—expansion. The early history 
of electricity supply in South Africa followed very much the 
same lines as in Great Britain. Initiated by private enterprise 
in the principal towns, it was soon taken up by local authori- 
ties, and in urban areas was now practically exclusively in 
the hands of the municipalities. Municipal control would 
continue to exist for many years to come, at any rate, in the 
smaller municipalities, but the tendency of the future must 
be towards the super-power station under more catholic con- 
trol. The proposed electrification of railways in certain dis- 
tricts would give rise to the establishment of power stations, 
either under the joint control of local authorities and the 
railways, or far more probably controlled by some body: 
independent of either. South Africa was not a country where 
hydro-electric stations were likely to be of any importance, 
and it was to the coal-fired steam stations they must look 
for the future. un | | 

Mr. Dod reviewed the various provincial ordinances and 
municipal by-laws dealing with the supply of electricity, anc 
sald there was nothing in any of them to prevent, the munici- 


palities of the Union adopting a uniform code of by-laws and 


regulations, provided they were accepted by the various’ ad- 
ministrators. More particularly would it be advantageous to 
adopt а uniform code of wiring regulations. He advocated 
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powers for municipalities to license electricians. It was de- 
sirable that such licences should be compulsory. Johannes- 
burg already issued such licences, and Pretoria was about to 
do so.—S.A. Mining and Engineering Journal. 


Northampton Past-day Students’ Association.—This 
Society, of which every past-day student of the ** Northamp- 
ton '" Institute, Clerkenwell, is a member, was in compara- 
tive abeyance during the war. It has been revived under the 
guidance of a list of keen officers and committee, and it is 
hoped that as many members as possible will endeavour to 
attend the smoking concert to be held at the Northampton 
Institute on Friday, October 29th, at 7 o'clock. A good pro- 
gramme has been arranged, and a pleasant evening is antici- 
pated; the reunions, it is expected, will be the happiest 
features: Joint meeting with N.I.E.S.; N.I. students' dance 
(ladies' night); annual dinner; annual general meeting. The 
secretary, Mr. W. S. Salter, of 11, Delcourt Mansions, Rosen- 
dale Road, Dulwich, S.E. 21, will be pleased to hear from 
any member who has not received his membership card. 


ее ты 


OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 
teohnical or the commercial side of the profession and industry, 
also electrio tramway and railway officials, to keep readers of the 
ELECTRICAL REVIEW posted as to their movements, 


Barnes U.D.C. has decided that as from October Ist the 
electrical engineer shall be granted the full Civil Service war 
bonus on such basis salary as will increase the gross salary 
paid to him by £100. 

After the monthly meeting of district engineers of the 
Newcastle-upon-Tyne Electric Supply Co., I.td., the presenta- 
tion of a suitably inscribed gold watch was made to Mr. M. F. 
SHEEDY upon his transferring to the company’s power de- 
partment. Mr. Sheedy has been in the operating department 
for eight years, and has held the position of superintendent 
engineer of the Southern area. Mr. W. R. Rogers, district 
engineer, Gateshead, made the presentation, and wished Mr. 
Sheedy success in his new sphere. Mr. Sheedy thanked the 
meeting in a brief speech, acknowledging the support he had 
received from his colleagues. 

Mr. A. KENT has resigned from the position of cable works 
manager to the Hackbridge Cable Co., Ltd. Communications 
should be addressed to The Hollies, Belmont Road, Walling- 
ton, Surrey. (Telephone: Sutton 990.) 

Canterbury T.C. has adopted the recommendation of the 
Associated Municipal Electrical Engineers (Great Britain and 
Ireland) so far as the salary of the chief electrical engineer 
(Mr. BLAsCHECK) is concerned, the scale to operate as from 
April Ist, 1920. Mr. Blascheck's salary is increased from 
£575 to £640. | 

Mr. R. G. Avisos, employed by Messrs. E. Brook, Ltd., 
a second-year electrical engineering student under the scheme 
of the Huddersfield Engineers’ Training Association, 18 stated 


in the annual report, just issued, to be the winner of a bronze 


medal. 

Mr. P. H. HARDEN, of the Swansea Corporation engineering 
department, has been appointed engineering assistant to the 
Leeds Corporation. 

Mr. H. Tettow, A. M. I. E. E., chief assistant engineer to 
the Coatbridge and Airdrie Electric Supply Co., Ltd., has been 
appointed electrical engineer and manager to the Bacup 
Corporation, at a salary of 4450 per annum, plus 5 per cent. 
bonus on net profits. "There were 62 applicants for the 
position. 

Mr. А. S. Hampton, M.I.E.E., has been appointed tele- 
graph and electrical engineer to the Caledonian Railway Co., 
in succession to Mr. W. Stephenson. 

Mr. J. H. M£ikKLEJOHN, A. M. I. Mech. E., has resigned his 
position as engineer to the Broughton Copper Co., Ltd., and 
is proceeding to Australia to take up a similar appointment 
with the Austral Bronze Co., Botany Road, Alexandria, 
Sydney. 

In the Metropolitan-Vickers Gazette for September an 
account is given of the career of Mr. Н. MENsroRTH, C.B.E., 
M.Sc., late general works manager of the company, who has 
been appointed Director-General of Factories under the Army 
Council at the War Office. Mr. Mensforth joined the com- 
pany as a draughtsman in 1904, and was mainly responsible 
for the design of its vertical tandem gas engine. He became 
works manager on January Ist. 1913, when the electrical 
«de of the works, as well as the engine department, came 
under his control ; on Deceniber 1st, 1915, he was made general 
works manager, and on October 3rd, 1917, general manager 
of works, in which capacity his organising and technical 
abilities were exercised to the fullest advantage in the national 
service, he being chairman of the Manchester Armaments 
Committee. In addition to his administrative and engineer- 
ing talents, Mr. Mensforth's skill in handling labour questions 
and his sympathetic attitude towards labour, have gained him 
& national reputation. 


Shoreditch B.C. Special Standing Joint Committee recom- 
mends the. adoption of the schedule of salaries of the Technical 
and Clerical Staff of the undertaking as recommended by the 
National Joint Board of Employers and Staff Members of the 
Electricity Supply Industry. The effect of the award with 
regard to the members of the technical staff of the lighting 
department who are members of the E. P. E. A., is as follows, 
the award to date from June Ist last :— 


Mr. W. Weekes, deputy chief engineer and superintendent of mains, pre- 
sent salary £520, under new scheme to #707; Ме. A. Barbour, resident 
mechanical engineer, Whiston Street, from £430 to £463 plus residence 
estimated at £75; Mr. H. Love, resident mechanical engineer, Coronet Street, 
from £338 to £423 plus residence estimated at £75; Mr. F. C. Ebner, assistant 
mains and installation engineer, from £390 to £489; Mr. L. Flavell, main- 
tenance engineer, from £338 to £424; Mr. F. V. Wimhurst, assistant mains 
engineer and draughtsman, from £343 to £430; Messrs. A. East, S. Thomas, 
A. Pitcher, Н. Wimhurst, A. Ridd, and H. Randall, electricians in charge, 
from £291 to £365; Mr. H. Lawson, electrician. in charge, from £283 to 
£354; Mr. F. Clarke, test room assistant, from £286 to £358. 

All members are entitled to receive 5 per cent. increase in 
salary under new rates due to the undertaking being in 
District No. 10 (London), also a percentage adjustment of 
salary in accordance with the variation in the cost of living 
from 3.6 per cent. to 21 per cent. The recommendations with 
regard to the clerical staff who are members of the E.S.C.A. 
are as follows, and are operative from April 1st last :— 

Mr. J. A. Williams, present salary and bonus. £349, salary under award 
£385; Mr. H. W. Elsdon, from £306 to £338; Mr. F. Hodges, from £291 to 
£323; Mr. H. R. Lloyd, from £276 to £307; Mr. L. Debble, from £247 


The salarv of the Bexhill Corporation assistant electrical 
engineer (Mr. R. C. Carter) has been increased from £300 
to £375 per annum. It is stated that under the schedule of 
salaries drawn up by the Joint Board of the Electricity Supply 
Industry he is entitled to £538. 

James CALDWELL, M. Inst. C. E., deputy chairman of In- 
dustrials, Ltd., and technical director of several electric welding 
concerns, has retired from the firm of James E. Savers & Cald- 
well, consulting engineers. Glasgow. as from August last. 
Address, 14-16, Cockspur Street, and Parliament Mansions, 
Victoria Street, London, S.W. 1. 


Will.—Mr. S. Н. Sanps, a director of the Old National 
Telephone Co., left £43,671 net personalty. 


NEW COMPANIES REGISTERED. 


Harrison Brothers (Electrical Engineers), Ltd. (170,754). 
—Private companv. Registered October 11th. Capital, 26,000 in EI shares. 
To carry on the business of electrical, telephone, heating, sanitary, hydraulic, 
and general engineers, &c. The first directors are: A. Edwards (permanent), 
Atlas Foundry, Middlesbrough; A. Anderson, 1, Newlands Road, Middlesbrough. 
Solicitor: Н. Outhwaite, Prudential Chambers, Middlesbrough. 


Bell Electrical Co. (Northern), Ltd. (170,706).—Private 
company. Registered October 8th. Capital, £12,000 in £1 shares (2,000 de- 
ferred). To take over the business of electricians and electrical and motor 
engineers at Palatine Chambers, Market Street, Halifax, and to adopt an 
agreement. with B. Bell. The subscribers (each with one share) are: B. Bell, 
4. Portland Place, Halifax, electrical engineer; А. W. Smith, 7, Briscoe 
Terrace, Greetland, master dyer; W. Farrar, Ellwood, Bradford Road, Brig- 
house, cotton spinnér. The first directors are to bc appointed by the sub- 
scribers. Registered office: Palatine Chambers, Market Street, Halifax. 


William Heywood & Son, Ltd. (170,810).—Private com- 
pany. Registered tober 13th. Capital, £10,000 in £1 shares. To take over 
the business of ironfounders and general engineers carried on by W. Heywood 
and L. Heywood, at Royton, as“ William Heywood & Son," and to carry on 
the business of electricians, electrical, mechanical, motor, telephone, and 
general engineers, &c. The first directors are: W. Heywood (chairman), 33, 
Park Street, Rovton; L. Heywood. 500, Rochdale Road, Royton; W. Tatter- 
sall, “ Oak Dene,” Grasscroft, Greenfield; H. Lowe, 1, Church Street, 
Rovton. The two first named are permanent. Secretary: L. Heywood. 
Registered office: Milton Street, Royton. 


Welders, Ltd. (170,850).—Private company. Registered 
October 15th. Capital, 25,000 in £1 shares. To carry on the business of 
welders and cutters of metals, bv electricity or oxy-acetylene, &c. The pro- 
visional directors are: T. Shipley, 105, Clumber Street, Hull, clerk: A. 
Garton. Hope Cottage," Anlabv Park, Hull, clerk. Registered office: 
Imperial Chambers, Bowlalley Lane, Hull. 


Hawes Electric Lighting Co., Ltd. (170,842).—Registered 
October 15th. Capital, £3,000 in £1 shares. To carry on at Hawes, Yorks., 
the business of an electric light company, &c. Minimum cash subscription 
£1,000. The first directors are: E. Allen. Hawes, draper; T. Allen, Gayle, 
Hawes, grocer; S. УМ. Bowness, Hawes, chemist; G. Coates, Hawes, chemist; 
J. A. Dinsdale, Gavle, Hawes, farmer; A. T. Iveson, Hawes, auctioneer; 
W. T. Metcalfe, Hawes, solicitor: W. Raw, Hawes. Qualification: £20. 
Secretary: H. F. Martland. Registered office: Gayle Mill, Hawes, Yorks. 


Wareham Electric Supply Co., Ltd. (170.858).—Private 
company. Registered October 15th. Capital. £5,000 in £10 shares. To carry 
on the business as indicated be the title. The first directors are: T. Carter. 
9. South Street. Dorchester; Mrs. J. C. Portman, The Priory, Wareham: 
Mrs. E. G. Filliter, St. Martin's House, Wareham; M. P. R. Portman, The 
Priory, Wareham. Registered office: 20, South Street, Wareham, Dorset. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Dawlish Electric Light & Power Co., Ltd.—Two third 
mortgage debentures dated September 24th, 1920, to secure £500 each, charged 
on the company's undertaking and property, present and future, including 
uncalled capital. Holders: D. Anderson, The Cliffe, Dawlish, and A. Hobson, 
Redcliffe, Dawlish. 
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Marconi’s Wireless Telegraph Co., Ltd. (53,403).—Return 

dated July 13th, 1920. Capital, £3,000, in £1 shares (2,750,000 ordinary and 

250,000 7 cent. cumulative participating preferred), 2,609,374 ordinary, 

and 350,000 preferred shares taken up, 25745 665 14e. paid, 275,960 con- 

ги = paid, £33,548 6s. remains in arrears. Mortgages and charges, 
6 1 . . 


Union Cable Co., Ltd. (67,054) .—Return dated July 23га, 
1920. Capital, £50,000 in #1 shares. All shares taken ир, ‚000 paid. 
Mortgages and charges, nil. Capital increased to £100,000 in #1 shares оп 
July 29th. Return of allotments made up to August 6th shows the whole of 
the additional shares allotted for cash. 


Lancashire Power Construction Co., Ltd. (77,202).—Re- 
turn dated July 8th, 1920. Capital, £689,838 in £1 shares (400,000 first pre- 
ferred, 137,500 preferred, and 152,338 ordinary). All shares taken up, 
£680,477 28. paid, £2,400 considered as paid, £6,900 18s. cemains in arrears. 
Mortgages and charges, £288,000 


Tranmere Engineering Co., Ltd.—Debenture dated Sep- 
tember 29th, 1920, to secure £700, charged on the company's undertaking and 
property, present and future, iru uncalled capital subject to prior 
charges. Holder: S. F. Grandidge, 97, Park Road South, Birkenhead. 


Switchgear & Cowans, Ltd.—Issue on September 80th, 
1930, of £1, debentures, part of a series already registered. 


CITY NOTES. 


Electric Supply Corporation, Ltd.—In his speech at the 
annual meeting, held on October 15th, the chairman (Mr. 
J. G. B. Stone) referred to the Statutory Undertakings (Tem- 
porary Increase of Charges) Act, 1918, and said that during 
the year they were able to enter into revised agreements 
in all but three of their undertakings. The position to-day 
was, therefore, very much better, as they received a con- 
siderable addition to their pre-wur rates in all their under- 
takings. It was, however, necessary to obtain still further 
advances, and steps were being taken with that object. He 
was pleased to say that the Ministry of Transport, which now 
controlled their destinies, was apparently looking with a 
more favourable eye on the claims put forward by the electric 
supply industry, and they were no longer debarred from 
making application for increased rates under the Electric 
Lighting Acts. The rates fixed under such procedure did not 
involve any curtailment of their dividends, and it was their 
intention to take advantage of this method in due course. 
The rates so fixed could not be changed for five years; it was, 
therefore, advisable to wait until they saw some sign of an 
arrestment in the rapid increase in the cost of labour and 
material.—Financier. 


Brampton Brothers, Ltd.—Final dividend on preference 
shares at the rate of 6 per cent. per annum, ordinary shares 
10 per cent.; £20,000 to reserve, and £8,894 carried for- 
ward. 


Stock Exchange Notices.—The Committee has ordered 
the following to be officially quoted:— 
Canadian General Electric Co., Ltd.—$754,400 common 


stock. 


Dealings in the undermentioned have been specially allowed 
by the Committee, and the shares are now included with 
those in which special settlements have been granted :— 

Para Telephone Co., Ltd.—00,000 ordinary shares of £ 
each, fully paid (Nos. 1 to 60,000). : 


Erinoid, Ltd.—For the year ended August 31st, 1920, the 
total profits amounted to £70,136; after allowing for company 
charges, depreciation, &c., the net profits were £64,169, which 
with the amount .brought forward totalled £65,230, from 
which £35,000 has been transferred to reserve, and a dividend 
is now recommended of 15 per cent., making 224 per cent. 
for the year, less tax, leaving £2,668 to be carried forward. 
The report states that supplementary premises at Yale, Glos. 
(formerly an aeroplane repairing station), have been acquired 
from the Disposal Board; when fully equipped, the new 
асо, will enable the output of Erinoid to be practically 

oubled. 


Companies Struck off the Register.—The following are 
to be struck off the register within three months unless 
cause is shown to the contrary:— 


British Prometheus Co., Ltd. 

Diaphone Co., Ltd. 

Hemming Conduit Grip, Ltd. 

Llanelly Motor & Engineering Co., Ltd. 


United River Plate Telephone Co., Ltd.—Interim divi- 
dend of 3 per cent. on the ordinary shares, free of tax, for 
the half-year to June 30th. 


Indo-European Telegraph Co., Ltd.—Interim dividend for 
a June half-year at the rate of 5 per cent. per annum, free 
of tax. 


Norwich Electric Tramways Co., Ltd.—Profit for the vear 
£10,864, plus £167 brought forward, total available balance 
£11,081, to be appropriated as follows: £714 is put to writing 
down cost of turbo-generator, and the balance, £10.317, to 
the reserve fund. 


Anglo-American Telegraph Co., Ltd.—Interim dividend 
for quarter ended September 30th of 15s. per cent. on the 
ordinary stock and 30 per cent. on the preferred stock, less 
tax. 


Pope's Wire Lamps.—The shareholders in the N. V. 
Pope's Metaaldraad Lampenfabriek of Venlo, Holland, have 
sanctioned an increase in the share capital by the issue of 
500 new shares of 1,000 fr. 

Direct United States Cable Co., Ltd.—4At a meeting held 
at Winchester House on Tuesday last the resolution approving 
the sale to the Government was unanimously adopted. 


Calcutta Tramways Co., Ltd.—Interim dividend of 3j 
per cent., free of tax, on ordinary shares. 

Electrical Utilities Corporation, Ltd.—Dividend of 1] per 
cent. on preferred for quarter ended September 30th. 


Trafford Park Estates, Ltd.—Dividend 8 per cent.; carry 
forward .£84,269. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


IT would be a very good thing if the miners’ strike could be 
left out of the account of Stock Exchange happenings in 
regard to electrical markets during the past week. Like 
King Charles’ head in Mr. Dick's book, it is, however, bound 
{о come in, being the determining factor which has made 
prices alternately depressed and a little less so. Business is 
Jogging along in a quiet sort of way, and Stock Exchange 
opinion expresses some little surprise that quotations should 
keep up as well as they do. The fact that there is no parti- 
cular slump in any of the markets points not only to the fact 
that the public are refusing to sell to any large extent, but also 
implies that there is a certain amount of buying going on at 
the same time. Would-be sellers find that it is not easy to 
transact their business always at the lower of the two quota- 
tions furnished. This phase has been mentioned several times 
here of late. With everybody on the tiptoe of expectation 
that the strike may be settled with unexpected promptitude, 
there are few who care to sell unless they are in need of 
money. On the other hand, nobody wants to buy Stock Ex- 
change securities while everything is on the lap of the gods. 

Investment stocks are maintained with firmness. 'The word 
Revolution is heard every now and then, and the 
humorists profess that they are laying in steel waistcoats 
against the time when Irish methods may become common in 
the streets of London. It is in those departments which are 
immediately affected by the coal strike where weakness is 
most apparent, and colliery shares naturally have fallen, to- 
gether with those in the shipping, iron and steel markets. 
Railway stocks are dull, but not worse than that. Under- 
ground Electric incomes have given way 3 points to 684, and 
the £10 shares fell à to 23, while the is. shares are nominally 
7s. The company advertises that the raising of fares has re- 
sulted in a slight falling off in the number of passengers 
carried, but points out that the omnibus traffic suffered some 
disadvantage during the first week of the increased fares, 
owing to weather conditions. So far as Underground incomes 
are concerned, it is apparent that optimism went a little too 
far in rushing up the price some 10 points in less than a 
fortnight, because it is scarcely to be expected that the com- 
pany will be able to pay anything like the full dividend of 
6 per cent., free of tax, on these bonds in respect of the cur- 
rent six months. If curtailment of train services becomes 
necessary, thjs is bound to affect receipts also, but where 
uncertainty prevails at every step, it is useless to attempt 
straying into the paths of prophecy in regard to the future 
that lies just ahead. 

A good deal of surprise has been caused by Direct United 
States Cable shares going back to 54 in spite of the offer of 
the Government to the company on terms which are likely to 
work out to the advantage of holders at anything under £6. 
The market estimate ranges between £6 10s. and £6 lds. as 
the ultimate value of the shares when the liquidation is at an 
end, but in the meantime the shares can be picked up in the 
neighbourhood of 5$, so that there is at least the chance of a 
good interest for those who are content to put them away 
for some little time. It is just the uncertainty as to how 
long this time will be that prevents investors from buying 
Directs at the present moment. Other cable shares are steady, 
although Eastern Telegraph new shares eased off a trifle to 
l7s. 9d., апа there is some little hesitation in other members 
of the group, due simply to the fact that nobody wants to 
buy anything while the coal strike remains in euspense. Globe 
preference are better at 8}. It may be noted that Eastern 
ordinary stock, Eastern Extension shares and Westerns are 
now all standing at the samoe level. 

Anglo-American deferred receded to 171. Marconis are 
heavy at 2 11/16, at which price they can be bought, while 
Canadians are 9s. 6d. and Marines 28s. 6d. Oriental Tele- 
phones at 23 are ex the dividend just paid. 

It is in such shares as Babcock & Wilcox where the coal 
strike effect is heavily felt. Babcocks have gone back to 21, 
and other engineering shares are depressed. Edisons at 19s. 
are 18. 6d. down. General Electrics at 25s. 9d. show а fall of 
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le; 80:; and Siemens receded to. 218. Мог are the other shares 
in сщ шашы group by any means , and when 
sellers come to test the nominal quotations, they, the sellers, 
are apt to feel disappointed at the result. Electric lighting 
shares are a trifle unsteady. А fall of i in St. James's ordi- 
nary left the price 63. Bromptons have gone back to 61. 
South Londons retained their rise at 24. Notting Hill 6 per 
cent. preference weakened to 73. Chelseas rose to 3. Here 
also: the .market. is somewhat nominal, and the electricity 
supply section is one in which business has become almost a 
matter of negotiation. . " 
Mexicans have not benefited by the renewed assurance of 
General Obregon, the new President, to the effect that his 
country will meet its obligations to forei creditors. 
Mexican Light and Power bonds shed another. ints, and 
Mexico Tramways sixes are 2 lower, at 89. Brazilian Tractions 
weakened to 44, a drop of 23. Anglo-Argentine Tramways 
first preference are now quoted at 3 ex the 5s. 6d. just paid 
on account of arrears. British Columbia Electric preferred 
and deferred have both moved up 3 points. Kaministiquia 
common hardened to 115}, and the 5 per cent. bonds to 97. 
The pound sterling has again fallen in relation to the dollar 
in consequence of the c^4l strike, and all '' dollar securities 
have advanced. | | 
Vickers, Armstrongs Explosive Trades and other armament 
shares have given wa; Vickers at 20s. Зӣ. stand lower now 
than. they have. done since the shares were split into their 
present $1 form in 1897. In the rubber market, continued 
eakness of the raw produce combines with general condi- 
tions to keep the market flat. A fair amount of adhesion to 
the recent proposal of curtailment of output by 95 per cent. 
on the part of rubber-producing companies has been obtained, 
and the oxperiment will start on November 1st. . p3 
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^ ." MARKET QUOTATIONS, -' 
Ir should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other ciroumsteances, 
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e Lead, English Pig oe oge ET" per ý | 415 EIE B 
S Mica (in original cases) small 7. elita 8d. to 46 - 
€ n 89 Т Tam . " 100 10 287 ^ 
$ : id , u 
р Phosphor Bronze, plain x | 16 to уп Р 
р н „ rolled bars and rodd „, 8 
p ; » FO sirip & sheet ү to 
d Biliolum Bronse Wire - esc oo per ib | ae 
Tin, Bloo lish) С. . per ton 2949 
„ка Wie, Hor Lio] 7 Ber ib. 4% 
p White Anti-friotion Metals . per ton | 48 to £800 
Quotations supplied by— 
G. Boor & James & 
€ Thos. Bolton & Bons, Lad, Edward Till & Co. 
d 2 yr & Со, | Bolling We bN T 
. Ф ү о 
7 India uber, Guite-Percha and 2 P. Ormiston Bon. 
Telegraph Works Oo, Lid, > „. 


r W. Е. Dennis & Oo, 


Ex- Westinghouse Re-union. —The third annual re- union 
dinner of the ex-British Westinghouse Association will take place 
at the Holborn Restaurant, on March 18th, 1921. Inquiries should 
pe addressed to the hon. seoretary, Mr. L: S. Richardson, 14, Sydney 
Road, Richmond, Surrey. | j E ЖАА 


Portland Cement: British Standard Specificaties.—A 
revised edition of the В.В. specification fer Portland cement, 
Report No. 19, 1920, has recently been issued by the British 
Engineering Standards Association. The B.8.8. was origin- 
ally issued in 1904, and has been revised from time to tims. 
The present edition supersedes that published. in 1915, and 
ше folowing are the principal modifications which have been 
made:—  - | 

А paragraph has been inserted making clear that no cement 
to which slag has.been added, or which is a mixture of 
Portland cement and slag, will comply with the specification. 
Provision has been made for sampling cement when stored 
in deep silos, and the specific gravity test has been eliminated. 
The aeration of cement before testing for setting tinie has 
also been dispensed with, and a provision has .been inserted 
permitting the deduction from the total lime content of the 
proportion of lime necessary to combine with the sulphuric 
anhydride present when calculating the lime ratio. 

The medium and slow setting cements have been. replaced 
by a grade having a minimum initial setting time of 90 
minutes, and a maximum final setting time of 10 hours; in 
addition the quick setting cement, which formed one of the 
three standard grades, is retained in the specification, but is 
only to be supplied if specially required. - 

A minimum final setting time is not now specified, and 
the clause relating to the supply by the vendor, free of cost, 
of a certificate that the cement has been tested and analysed 
and complies in all respects with the specification, has -been 
modified to provide that if such a- certificate is required it 
must be so specified at the time of газаа mE 

The specification may be obtained from the B. E. S.A., W, 
Nictoria Street, S. W. 1. | 
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ELECTRICITY IN AGRICULTURE. 


Devices for Tapping Overhead. Distribution Mains, and Equipment for Electric Ploughing. 


By R. ВБ. 


NEALE. 


(Concluded from page 608.) РУ | 


The Equipment Recommended.—The equipment recom- 
mended by M. Guedeney as conforming to the above desiderata 
operates on the Howard roundabout system, and is illus- 
trated diagrammatically in fig. 4. The motor is served by a 
transformer connected to the overhead distribution lines, and 
ia mounted together with two cable drums on a four-wheeled 
truck. From the cable drums two cables pass in opposite 


Fiia. 4.—LaAv-ovT OF ELECTRIC PLOUGHING EQUIPMENT. 


directions round pitye at the corners of the field to the 
plough, which is of the double, tilting, type. The pulleys 
at the ends of the furrow are on wheeled trucks (with auto- 
matic anchorage) in order that they may be moved laterally 
after ploughing each line of furrows. DO 

The Howard arrangement of tackle is still used very ex- 
tensively for steam ploughing in Italy, there being from 150 to 
200 installations on this system compared with ten or twelve 
Fowler installations. In France, on the other hand, the Fowler 
system is preferred as more powerful and capable of being 
moved rapidly from pluce to place under its own power. Elec- 
trical ploughing equipment, however, is dead directly the 
connection to the distribution mains is interrupted, hence 
provision must be made to move it from field to field by 
animal traction, by tractor, or by auxiliary engine. For this 
reason it is preferable to use a stationary windlass rather than 
work on a system which requires the windlass to be moved 
frequently. Other advantages .of the stationary windlass 
system are: (1) The motor can be placed at the position most 
convenient from the point of view of supply; (2) the distance 
from transformer to motor may be kept short, hence the motor 
may be operated àt low voltage; (8) the repeated unrolling 
and rolling-up of flexible cable is eliminated. | 

Motor and Windlass.—The truck illustrated.in fig. 5 carries 
a squirrel-cage induction motor of from 30 to 50 H:P., wound 
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^^ Fig. 5.—ELECTRICALLY-DRIVEN WINDLASS. 


for any desired pressure between 200 volts and 500 volts. The 
control is the simplest possible, a lever being pushed in one 
direction or the other according to the direction in which 
the plough is to be moved. The normal effort at the windlass 
is 3 tons, or about 2 tons at the plough. 

Anchor Trucks.—Contrary to expectations, the author found 
that anchor-trueks of the type shown in fig. 6 with disks 
attached to the wheels, obtained a satisfactory hold even on 
hard, dry, stony soil in which the disks penetrated only 
10 cm. t is necessary (for efficiency) that the four disks 
should engage cubes of earth far enough apart to produce 
a total resistance equal to four times that of one disk. The 
cable pulley is placed as near as possible to the ground in 
order to reduce the overturning moment. The total weight 


of the apparatus is about 1 ton, and an earth bucket is pro- 
vided to make possible additional loading for very heavy 
ploughing. | 

A small drum at the back of the anchor truck carries a cable 
which is hitched and tightened when starting work. When 
the plough approaches the anchor-truck a catch is released 
(either by hand or automatically by a button on the cable), 


Ба. 6.—PLAN OF ANCHOR TRUCK. 


and the tension in the plough cable then pulls the anchor- 
truck along, into position for the next line of furrows. The 
truck illustrated has never been known to drug out; under 
abnorinal efforts of 4} to 5 tons it has sometimes tipped over, 
but always without injury. 

Fired Anchors.—It is necessary to. anchor the windlass; the 
two fixed pulleys, and the ends of the cables holding the 
anchor-trucks. This operation takes about 15 minutes per 
anchor, and on farms organised definitely for electric plough- 
ing it may pay to provide permanent anchorages in E field. 

Haulage Cables.—There is considerable frictional loss. and 
wear if the haulage cables be allowed to trail on the ground, 
but if supporting idler pulleys. be used, the mechanical losses 
in the cable are reduced to about the same value as the 
electrical losses in the trailing cables needed where the double 
mobile windlass system is used. AE Pu | 
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Fic. 7.—PonTABLE TRANSFORMER CABIN. 


Transformer Cabins.—The transformer cabin illustrated in. 
fig. 7 is simple. in construction, and weighs about 2,000 kg. in 
service condition. The equipment includes open-air switches 
or interrupters, fuses, and choke coils, but no lightning ar- 
resters, because it is seldom possible to make a good earth 
connection. A meter and low-voltage switch are placed in a 
box isolated from the H.T. equipment. | 

The Plough.—This is the part of the equipment which in- 
variably engages the principal attention of the farmer, and 
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on which depends primarily the quality of the work done. 
The number and shape of the blades must be varied to suit 
individual circumstances. The ploughs used by the author 
are of the tilting, donble-ended type, and, with а normal effort 
of 2 tons, they effect subsoil ploughing 40 cm. deep with a 
ants blade, ploughing 30 to 35 cm. deep with two blades, 
and 25 to 30 cm. deep with three blades. Fig. 8 shows an 
anchor-truck and a plough in use. 

_ Use in the Field.—Taking the equipment to the field, mak- 
ing the necessary anchorages, and paying-out and fixing the 
cables occupies two men and three horses for 4 day or 1 day. 
The ploughman signals to the man at the windlass by a flag. 
At the end of a furrow he signals stop, reverses the plough, 
releases the catch permitting the anchor-truck to be moved 
forward, and signals start. These operations occupy about 
40 seconds. 

In the case of an open range of fields extending in all 
directions, the windlass may be placed as in fig. 9, four areas 


Fia. 8.—AncHor TRUCK AND TILTING PLOUGH IN USE. 


of about 9 hectares being then ploughed in the order shown. 
One can also plough squares of 9 hectares in front and behind. 
Generally, however, fields flank roads and extend often for 
great lengths, with a depth of 300 to 400 m. In such cases 
the windlass 1s placed alongside the road in position a,, fig. 10, 
and, after ploughing field т, the anchor-trucks and plough 


are in position for field 11. so that it is only necessary to move 


the windlass to a,, and the fixed pulleys from c, d, to c, d,. 
Where applicable, this arrangement has the advantage that 
the windlass (weighing 5 or 6 tons) is kept on hard soil near 
the road (hectare -10,000 sq. m. 21 acres). 

Distribution.—On a large estate the most simple and reliable 
arrangement is to establish a H.T. intake and metering station 


with permanent H.T. or L. T. distribution lines, radiating 
ROAD 
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Fia. 10.—PLOUGHING FIELDS ALONG A Roan. 
thence, and controlled by interrupter switches. These lines 


lead to the various positions for the windlass transformer cabin. 
The capital expenditure on such distribution lines is justified 
by the convenience and reliability of service secured, and the 
author considers that this is the system of the future. In the 
meantime, however, in order to reduce expenses, it may be 
necessary to use temporary lines or flexible cables. With 600 
to 700 m. of temporary line a zone of 1,000 m. on either side 
may be served, corresponding to 5 m. of permanent line per 
hectare, the permanent lines being 2 km. apart. For example, 
the transformer cabin on the н.т. line at the centre of fig. 11 
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Fic. 11.—н.т. Live SERVING А ZONE 1,800 M. WIDE. 


serves, through a flexible trailing cable, three windlass posi- 
tions on either side of the line. With a motor voltage of 
500 volts and a 3-core 20-34. mm. trailing cable, the maximum 
pressure drop is 7 or 8 per cent. for a 30-H.P. motor. 

The establishment of distribution lines for electric ploughing 
and other field services cannot fail to lead to the extensive 
use of electrical energy for lighting and power purposes in 
general. 


Test Data.—The author's tests were made оп M. Hamot's 
farm near Beauvais, the ground being undulating, argilo- 
calcareous with numerous stones (flints of 8 to 10 cm.). e 
farm was crossed by а 15,000-volt line, served by two 80-н.р. 
sets. The only labour used for the electric ploughing was one 
farm labourer and one daily labourer; their training in the 
manipulation of the plough and windlass occupied only four 
hours. 

During the period September 10th to October 90th a patch 
of exceptionally stony ground, in very dry condition, was 
ploughed 30 to 35 cm. deep with two blades. The load on 
the motor exceeded 100 amp. at 500 volts, hence one blade 
was removed, and the soil was then lifted in blocks measuring 
60 to 80 cm. across. This constituted heavy subsoil ploughing. 
and the energy consumption was 180 Kw.-hours per hectare, 
the rate of ploughing being 0.1 hectare per hour. After the 
rains much more rapid progress was made, and the better 
portions of the farm were dealt with. Ploughing 98 to 30 cm. 
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Fic. 9.—PLOUGHING A SQUARE 
Bl. OCR or FIELDS. 


deep with two blades, the energy consumed was 75 kW.-hours 
per hectare and 2.4 hectares were ploughed in seven working 
hours. 

Costs.—The cost of ploughing 30 cm. deep, using the elec- 
trical equipment described, is given as 112 fr. per hectare 
(about 36s. per acre). This assumes the use of a C. E. M. (Com- 
pagnie Electro-Mécanique) electric windlass, costing 100,000 
fr., including plough and 500 m. of mobile line. The energy 
consumption is taken to average 90 Kw.-hours per hectare, and 
the performance 2.5 hectares per day. 

In order that the cost figures may be modified to suit in- 
dividual cases, the various items may be specified in detail: — 

Working Expenses.—Electricity, 90 Kw.-hours at 0.4 їг. = 
36 fr. per hectare. Labour, two men at 10 fr. for 2} hectares 
=8 fr. per hectare. Reforging plough shares, 3.2 fr. per 
hectare. Lubricating oil, 0.5 fr. per hectare. | 

Transport and Erection of Equipment.—Two men at 10 fr. 
and three horses at 10 fr. for about one day per 8 hectares- 
6.95 fr. per hectare. 

Capital. Charges.—Depreciation, 7.4 per cent.; interest, 6.5 
per cent on 100,000 fr. per hectare. 

Repairs.—One cable (750 kg. at 3.5 fr.) per two years, i.e.. 
per 600 hectares=4.35 fr. per hectare. Plough repairs, 3 fr. 
per hectare. Other repairs, say, 4.35 fr. per hectare. 

Grand Total.—111.98 fr. per hectare. 

Farmers in the province of Rovigo (Italy) using similar 
equipment estimate the cost of ploughing 40 cm. deep to be 
from 100 to 120 lire per hectare (32s. to 38s. 6d. per acre) 
using electricity at 0.9 lire (1.9d.) per Kw.-hour. 

This cost is only about 25 per cent. to 35 per cent. that of 
ploughing by horse labour or by oxen, the basic data in 
these cases being: Wages, 10 fr. per day рег man; horse feed, 
15 fr. per day; depreciation, 1 fr. per day per horse, and 0.55 
fr. рег dey per ox; harness, 0.5 fr. per day per horse and 
0.15 fr. per ox; shoeing, 1 fr. per day per horse and 0.5 fr. 
per ox; Belgian plough, 10 fr. per day. Оп these bases the 
total costs of ploughing by horses and oxen are as follows :— 


Ploughing Plougbing Ploughing 

80-35 em. 25-85 cm. 8.25 cm. 

(12-14 in.) (10.14 in.) (7 8 in.) 

deep. deep. deep. 

By [por hectare 490 fr. 302.5 fr. 170 fr. 
Horze i per acre 1578. 97e. 548. 6d. 
By (рег hectare 134 fr. 186 fr. 164.5 fr. 
Oxen (per acre 1398. Wie. 6d. 528. х. 


The above figures for mechanical and animal ploughing 
relate to the same hard soil. Оп lighter soil the rate of 
ploughing would be higher and the cost lower, but the rela- 
tive costs of the electrical and animal ploughing would remain 
about the same. Whilst it is true that the farmer using 
electric ploughing tackle will probably retain the same number 
of beasts as he would otherwise require, the electrical equip- 
ment will enable him to cultivate land more thoroughly, more 
rapidly, and at the exact time desired. The superiority of the 
windlass system is naturally greater the heavier the ploughing 
and if the effort required is only a few hundred pounds it ia 
5 economical to use horses or oxen than a motor of 90 

H. P. 
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Conclusions.—The particular installation described was pur- 
chased by M. Hamot on the completion of the tests, and the 
owner is well satisfied with the results obtained. Ploughing 
.can be done whenever desired, whether the soil be wet or 

dry, and deep cultivation is effected. Only two men are 
needed for the ploughing. From the supply standpoint we 
have the rather remarkable fact that a small station contain- 
ing two 80-H.P. sets, and already supplying a considerable 
load, can supply the ploughing Пета: without difficulty. 

The general adoption of electric ploughing would pave the 
way to other important agricultural applications of electrical 
energy, but a vital factor in this development will be the pro- 
duction of ploughs and other tools and machinery which meet 
the requirements of the farmer as well as being suitable for 
electric driving. There is no reason why the agricultural load 
should not be equivalent to 800 or 1,000 hours of use per 
annum (say 10 to 12 per cent. load factor), but in order to 
accelerate agricultural developments, central stations must 
offer favourable terms to pioneers. The average farmer is 
ultra-conservative, and the only argument which will convince 
him quickly concerning the possibilities of electricity in agri- 
culture 18 à demonstration of electrical equipment actually 
operating in his neighbourhood. The ultimate success of elec- 
tricity in agriculture cannot be doubted, and it is up to the 
central station engineer to overcome the initial difficulties, and 
make the investment demanded by pioneering installations. 
In this good work they should receive the assistance of elec- 
trical and agricultural manufacturers, whose interests are 
equally involved. 


ELECTRICITY SUPPLY IN LONDON. 


INQUIRY HELD BY THE ELECTRICITY СОМ MISSIONERS. 


(Concluded from page 512.) 


When the proceedings were resumed in the afternoon, 

Mr. LLOYD informed the Commissioners that it had just 
been brought to his notice that Sir Ernest Hiley had ceased 
to be the chairman of the County of London Electric Supply 
Co., Ltd. The CHAIRMAN said he could not very well ask the 
late chairman of the company to give evidence, but he would 
like somebody to give an authoritative view as to the policy 
of the company. Sir Harry Renwick, as the acting chair- 
man of the companv, explained that Sir Ernest Hiley's re- 
signation had not yet been officially announced, and that was 
why he had given the answers he had previously given. 

The CHAIRMAN said the Commissioners were convinced that 
it would be in the best interests of London as a whole if all 
the companies and local authorities concerned with electricity 
supply were to pool their resources and their brains in an 
endeavour to devise a comprehensive scheme. Would it be 
practical to suggest that all the technical advisers, including 
those of the County Co., should meet and that the inquiry 
should be adjourned for a short time for that purpose? Mr. 
LuoypD said he did not think it would be much use adjourning 
the inquiry if the opposition held to the view that on no 
account must {Ше Barking station be erected as soon as 
possible. Mr. Jones said a vast amount of information had 
been collected, but it was too early to say yet whether 
Barking would be the best site or not. 

The CHAIRMAN said that the Commissioners were satisfied 
that there was а shortage of power in London, and that the 
needs of London must be met during the next three or four 
years. He did not wish to create delay in meeting those needs 
by refusing sanction to a scheme such as was now before the 
Commissioners if there was no likelihood of an alternative 
scheme being brought forward. Mr. JONES assured the Com- 
missioners that those for whom he appeared recognised to the 
full the serious need for improving the electricity supply of 
London, but the proposal now before them did not pretend 
to deal with the position during the next three or four years. 
It was only in 1925 that it was hoped to have the Barking 
station working, and, therefore, the needs of London mean- 
while would have to be met in some other way. To hold back 
consent to the erection of the proposed station at Barking 
until the comprehensive scheme had been presented could in 
no way preiudice the position of the future supply after 1925. 

After a short consultation among the parties it was found 
that they could not agree to meet in the manner suggested, 
and it was decided to proceed with the case, 

The CHAIRMAN said the Commissioners would desire to have 
very clear proof by the opposition that the growing needs of 
the County Co. could be met in some other way than that 
proposed by the company. The Commissioners were not 
going to adopt a poliev of sterilisation or undue delay: there 
had been too much delay in the London problem already. 

On Friday, October 8th. Mr. TYLDESLEY JONES said that it 
was material to bear in mind, in relation to the question of the 
time when the power station could be brought into oneration, 
that the company could not connect it with its London area 
without the consent of the Minister of Transport, before whom 
opposition could be heard. At the same time, he contended 
that the normal development of electricity supply in London 
would have to be dealt with in а temporary manner until 
1994, which was the date upon which the County Co. antici- 
pated getting its Barking station into operation. That diffi. 


culty, however, was one which was common to all the London 


supply authorities, and, so far as the County Оо. was con- 
cerned, it already had a contract for 10,000 xw. with the 
City Co., and on the south side of the River Thames there 
was the South Metropolitan Electric Light and Power Co., 
Ltd., with its Lewisham station, which had a capecity of 
20,000 KW., and a load of only 8,500 kw. ‘That showed that 
the increase in demand between now and 1924 could be met 
in a temporary manner. 'l'he CHAIRMAN said that the Commis- 
sioners were aware that in the majority of London stations 
there was а great shortage of plant, and he did not know 
how many stations there were which could give a temporary 
supply such as had been referred to. Mr. Jones said that 
150,000 Kw. of extensions were now in hand in London, and 
he repeated that the Commissioners should not deal with the 
prospective future demands of London without taking the 
whole question of the area and the proper sites for the power 
stations into consideration. The County Co.'s scheme should 
be considered from two points of view: was it one that had 
been suggested merely for the needs of the County Co. alone, 
in which case it partook of the parochial nature, and should 
be refused on that ground, or had it an ulterior motive, as 
being а first instalment of the comprehensive scheme which 


. the Commissioners were to inquire into in March next year? 


In that case, again, it should be refused, because it meant 
that the big problem would be pre-judged, to the disadvantage 
of those who had taken the advice of the Commissioners and 
joined forces in order to produce & comprehensive scheme. 
Already West Ham and some other authorities had joined in & 
scheme for the erection of a large power station at Dagen- 
ham. All the plans had been prepared, but, in deference to 
a request by the Commissioners, an application to erect that 
power station had been postponed. Further, the information 
which his engineers had been collecting since they were in- 
vited by the Commissioners in July last to prepare а scheme 
was that Barking was not necessarily the best site, having 
regard to the needs of London as 4 whole, nor that there 
would only be one large power station in the area. If a large 
comprehensive scheme could be sanctioned by the Commis- 
sioners as soon as possible after March next year it would be 
possible for the joint electricity authority to have its power 
station in operation by 1925, at the same time as the County 
Co. anticipated the station now proposed would be ready. 

The CHAIRMAN asked Mr. Jones if he seriously thought that 
a scheme of this magnitude could be presented to the Commis- 
sioners in March, full consideration given to it, ratification 
given by Parliament, the authority set up and the station 
working in 1925? It seemed to him that it would be im- 
possible even to set up the authority until 1922. Mr. Jones 
said that under Section 18 of the Electricity (Supply) Act, 
1919, the Minister of Transport himself could take action, and 
by the time the electricity authority was formed the scheme 
which his engineers were now preparing would be so far 
forward that there would be a strong case for the Minister to 
take action. In any event, he asked that the Commissioners 
should not prejudice the schemes which the Commissioners 
themselves had asked for; they had actually asked some 
of those interested in preparing those schemes to hold their 
hands. Finally Mr. JONES, on the assumption that the Com- 
missioners would grant the Order, asked that the capacity of 
the power station should be limited strictly to the requirements 
of the County Co., and that nothing should be sanctioned 
which would in any way prejudice or take away the rights of 
those who were now engaged upon the large scheme at the 
request of the Commissioners themselves. 

Mr. J. H. Riper said that the scheme now being prepared 
was on the basis that the County Co. would be included in 
the area of any electricity supply authority which might be 
formed after consideration of the schemes in March next year. 
At present the committee of engineers which had been ap- 
pointed by the joint authorities had not all its information 
available, but figures which had been collected showed that, 
compared with fifteen years ago, when the Barking site was 
first suggested as suitable for a power station, the total capital 
charges on such a station had increased nine times, and the 
altered circumstances demanded very careful consideration. In 
the scheme, which would be put before the Commissioners in 
March by the joint authorities, it was possible that a power 
station would be included on the south side of the River 
Thames as well as one on the north side, but he was emphati- 
cally of opinion that no new station should be sanctioned in 
the area until the Commissioners had held their inquiry next 
March, always bearing in mind that the normal demand dur- 
ing the next three or four years, during which time it was 
generally agreed that a new large power station should not be 
erected, could be met by temporary expedients, which had 
been indicated during the proceedings. At the present time 
200,000 Kw. of new plant had been authorised and was on 
order, and although about 50,000 Kw. would replace old plant, 
there were many possibilities for the County Co. to obtain а 
supply to help it along until the joint scheme was decided 
upon. Any large power station of this character should be 
built by the joint authority and not by an individual under- 
taker. 

The CHAIRMAN said that the Commissioners had been im- 
pressed by the fact that local authorities throughout the 
country were rgther reluctant to spend large sums of money 
on big electrical schemes owing to the difficulties which they 
had experienced with regard to borrowing money for housing 
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Schemes, and he asked witness whut would be the position of 
the Commissioners if, when the joint scheme was submitted 
in March, it was found that difficulties would be encountered 
with regard to finance. Mr. Ribkk said that point would be 
gone into very fully in Ше joint scheme when it was submitted 
in March. 

Mr. С. H. WorDINGHAM said he represented 38 local autho- 
rities in the London and Greater London areas. ‘The question 
of site was a very important one, having regard to the in- 
creased cost of laying mains. The cost of the transmission 
mains was about £l per KW. per mile, so that an error of a 
mile in the location of the power house in relation to the 
centre of gravity of the load meant a loss of £500,000. It was 
not at all certain either that one power station would be 
sufficient to meet the needs of London, and there was evi- 
dence that other people thought the same, because.a com- 
pany, with which the County Co. was associated, proposed 
to erect a power station at Erith. The CHAIRMAN, referring to 
the question of meeting the demand between now and 1924, 
said there was a serious shortaye in Barking and East Ham. 
Мг. WorkDINGHAM said that West Ham could give a supply, 
because it had a capacity of 27,900 kw. and a maximum 
demand in 1919 of 11,450 kw. Stepney, too, had a maximum 
demand of 10,800 Kw. in 1919 and a plant capacity of 16,000 
KW., with 10,000 KW. on order. Shoreditch also had a maxi- 
mum demand in 1919 of 6,440 Kw., a plant capacity of 8,000 
KW., and 5,000 Kw. on order. The CuHaikMAN said that never- 
theless important business could not be taken on in some parts 
of London, and there was a recent case of a 5,000-Kw. 
chemical works load on the banks of the Thames which had 
had to be refused. Mr. WonbiNGHAM, on the general ques- 
tion, contended that the Commissioners would be fully justi- 
fied in postponing a decision with regard to this application 
until after the joint scheme had been presented in March next 
year. In fact, he did not think they would be justified in 
coming to a decision now because they had not all the evi- 
dence before them. 

Sir ALEXANDER. KENNEDY had no hesitation in saying that if 
a Joint Electricity Authority were created in 1922 a new power 
station could be in operation in three years’ time. Even if it 
were a question of a delay of a year, that would be better 
than giving consent to a scheme such as was now proposed, 
which would only stand in the way of the proper preparation 
of a full scheme. ‘The СнАШМАМ said the Commissioners 
thought it desirable that the ehairman or somebody connected 
with the Conference of Local Authorities and Companies should 


give evidence, because they were particularly desirous of. 


being given some assurance that such’ a joint scheme as had 
been mentioned would be put forward next March. They 
could not go on the supposition that the parties to the confer- 
ence would agree and then find in March, having refused 
consent to this station at Barking, that no comprehensive 
scheme was forthcoming. Sir A. KENNEDY expressed the view 
that there was room in the existing stations for plant to carry 
on until 1925, by which time a new large power station would 
undoubtedly be required for London. lle believed he was 
almost the only engineer who had not sworn by Barking, 
апа although he had not turned Barking down, counsel might 
take 1t that the conference would submit to the Commissioners 
in March a proposal for another site which he and his col- 
leagues regarded as distinctly preferable. This site was west 
of Barking, and would be sutticient to accommodate 400,000 
KW. eventually. Negotiations were actually in progress with 
regard to acquirmy the site. He was not sure that it would 
be wise to start building a capital station to-morrow, if it 
were possible, because the extensions which the Commis- 
sioners had, by force majeure, been compelled to sanction in 
the existing stations, would carry the undertakings along for 
several years. : 

Mr. Скоков liume, chairman of the Electricity Committee 
of the London County Council, said that the companies and 
local authorities were working in the greatest harmony, and 
had left the preparation of the technical part of the scheme to 
the committee of engineers already referred to. The financial 
and administrative aspects of the scheme were now being 
worked out. In the unfortunate event that the parties could 
not agree on a scheme, it was the determination of the London 
County Council to bring а complete scheme forward on its 
own account, because the Council considered it was its duty 
to do so in view of the terins of the Electricity (Supply) Act, 
1919. The Cominissioners ought not to contemplate the posi- 
tion that no scheme would be presented to them in March 
next vear. | 

Mr. DUNCAN Watson, chairman of the Conference of Local 
Authorities and Companies which was preparing the scheme, 
said the utinost harmony prevailed, and there was a real hope 
that a comprehensive scheme would be submitted next vear. 
He did not anticipate any substantial difficulty in financing 
such a scheme. There was, he knew, a difficulty in raising 
money for housing schemes, but that was due to a feeling 
that the money was wanted for one class only, whereas elec- 
tricity benefited all classes. The Conference would certainly 
Welcome the co-operation of the County Co. 

On Saturday, October 9th, Mr. H. Ia ovp, K.C., summing up 
on behalf of the County Co., said that counsel for the oppo- 
ition had spoken as if the County Co. was desirous of stereo- 
tvping the parochial system and of keeping in its own hands 
à portion of the supply of London, whatever became of the 
other, and at the next moment he had spoken of their desiring 


to usurp the functions of a much larger body which might be 
hereafter formed. How those two views were reconcilable he 
found it ditlicult to see. The company had had to retuse 
business in the past, and their present position was 1mpos- 
sible. Their engineers had shown that the site could be used 
for a much larger scheme, but that was a matter for the 
future, and a matter which some other body probably to be 
forined would undertake, but not themselves, and he main- 
tained that they were not pre-judging or hampering any larger 
scheme. They hoped it would not be long before many rail- 
ways would be driven by electricity, and the one thing most 
conducive to that change was a proper supply of electricity. 
When a railway was contemplating such a change 1% was 
common sense to say that if they could find energy available 
from a reliable source at a reasonable cost they would rather 
have it than spend the capital to put up their own station. 
It was no good waiting for the railways to come along and 
ask them if they would supply them. That was not business. 
It was said that the station would not be sufficient, but if the 
company had the station on the lines proposed it could be 
extended in much less time and at less cost than providing a 
new station. Had it not been for the war the station would 
have been running. Although counsel for the opposition re- 
presented so many authorities and companies in London, not 
one of them had come forward and said that it was able or 
willing to give the County Co. a bulk supply. Were they to 
be content to say that the future would provide for itself and 
that everything would соше right, or were they going to make 
some attempt to deal with the great shortage? If a board 
was going to be formed in a night, if it was going to formulate 
a scheme next morning and everything was to be constructed 
inmediately, it might be that the difficulties would be got 
over. The present position was that the three interests repre- 
sented by the London County Council, the local authorities, 
and the supply companies had formed committees and ap- 
pointed engineers to consider the matter from a technical 
point of view. One of their witnesses had said that they had 
agreed to turn down the Barking site, two others had said 
that they had not made up their minds and that they wanted 
the next few months to consider it, and the one that had said 
they had agreed to turn it down had also said they had not. 
That was the first element of agreement which was to result 
in the scheme. Where were they? Supposing that they had 
not turned it down, and that they wanted it for a site for the 
supply of the whole of London. They could have it; there 
was nothing to prevent it. [t was left to the Commissioners 
to provide the requisite protection. If it was assumed that 
they had turned it down, what was the good of going to the 
Commissioners and saying that the County Co. was prejudic- 
ing their scheme until they knew what generating station 
was to be proposed? Не was content that the Commissioners 
should protect the opposition in their own way, provided they 
did not prevent his company from raising money. The com- 
pany had agreed to sell to the larger undertaking, and the 
consent of the Commissioners could be granted upon that 
assumption. Supposing hereafter. the company would not 
sell? In such circumstances he ventured to think that a 
Government Bill would be passed in a very short space of 
time providing for compulsory purchase. If consent were 
given, the company could not proceed with the raising of 
capital until after the 1918 Act had been amended to provide 
for a higher rate of interest payable out of capital during 
construction. ; 
The inquiry then concluded. 


Electrolytic Copper Production in Sweden. — During 
the course of the war some of the large consumers of electro- 
lvtie copper in Sweden, with the support of financial institu- 
tions and other interests, reached the conclusion that it 
would be advisable to endeavour to render the country in- 
dependent of foreign supplies, particularly as deposits of copper 
ore already existed in the country, and the Government also 
decided to assist a scheme of this kind. It was, however, not 
until the year 1918 that the A.B. Elektrolyt Verken, of 
Vasteras, was formed by some twelve companies. It appears 
that in addition to the share capital provided by these 
companies and by other parties, the Government took 
up a nominal amount of 1,000,000. kr. in shares, but it has 
so far been impossible to place the undertaking on a sound 
financial basis, owing to inadequate funds. The works at 
Vasteras was brought to a standstill last year in. consequence 
of a strike, and operations have not yet been resumed, although 
loans have been raised at the company's bankers, and are 
now due for repayment unless the shareholders give personal 
guarantees in proportion to their respective shareholdings. On 
its part the Government has declined to give a guarantee, but 
the other shareholders are prepared to do so provided that the 
Government will agree to a modification of the company's 
contract with the State hydro-clectric department with regard 
to the supply of electrical energy. An application has been 
made to the Government to this effect. If the suggested 
alterations of what is termed a burdensome contract аге con- 
ceded, the private shareholders will accept the responsibility 
in question; otherwise they declare their inability to ineur 
further economic risks on behalf of the company, the main- 
tenance of which is said to be necessary not only in the in- 
terest of the industry, but also in that of the Government. 
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IMPROVEMENTS IN 


RECENT improvements effected in the lighting of part of the 
City of Westminster area supplied by the Charing Cross, 
West End & City Electricity Supply Co., Ltd. demonstrate 
the striking 3 which can be gained by the use of gas- 
filled incandescent ps in conjunction with scientifically 
са ed fittings. A short résumé of the systems which were 

before deciding on the gas-filled lamp will make the 
d for ils adoption obvious. 

About 90 years ago the Charing Cross Supply Co. put in 
the first installation of open type arc lamps, which were 
replaced later by flame arcs. During the war, when lighting 
restrictions сате into force, various expedients were tried to 
reduce the candle power of the lamps. These proved un- 
satisfactory, and finally, a few weeks before the armistice, 
the flame arcs were taken out and 100-watt gas-filled lamps 
fitted in the arc lamp cases. 

When the time came to restore the lighting to pre-war 
sender the Supe Co. decided, after careful consideration, 

to abolish arcs altogether in 
pen of the fittings and lamps 
described later. The chief 
reasons for coming to this 
decision were the low mainten- 
ance costs of gas-filled lamps 
compared with arcs, and the 
improved control of light which 
could be obtained. 

The area in which the new 
system has been installed in- 
cludes the Strand, St. Martin's 
Lane, Northumberland Avenue, 
Trafalgar Square, Leicester 
Square, The Haymarket, Long 
Acre, and part of Charing 
Cross Road and Whitehall. In 
all 122 standards have been 
converted. 

Fig. 1 shows the general de- 
sign and proportions of the 
posts. The lanterns are of a 
special pattern, each one con- 
taining a 200-volt, 750-watt 
Osram gas; filled lamp. The 
total wattage per post is, there- 
fore, 

Fig. 2 shows an illumination 
curve plotted from readings 
taken on lamps in Northumber- 
land Avenue. The posts were 
160 feet apart, the distance 
from the lamp filament to the 


| ground being 25 feet. The 
| maximum illumination re- 
2 corded, directly under the 
E 1 Ry lamps, is 2.6. foot-candles, the 


. minimum is 0.8 foot-candles, 

M ].—STANDARD Y TWO midway between the standards. 

ETROPOLITAN ANTERNS. These figures show the even 

distribution of light, the diver- 

sity factor, or ratio of maximum to minimum illumination 
being as low as 8.6. 

Fig 3 is reproduced from an untouched photograph taken by 
artificial light, and gives some idea of the excellent effect 
obtained. 

Having described the improvement which has been effected 
it is interesting to note how these results were obtained. The 
fittings, supplied by the General Electric Co., Ltd., embody 
the latest improvements in design, and possess several new 


features. 

The lantern, which is known under the name of the 
Metropolitan, is shown in fig. 4. The constructional details 
are shown in the sectional view, fig. 5. 

A system of ventilation ( patent No. 137,914) has been intro- 


duced in the lantern, which, while providing a large radiating 
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Fic. 2.—CURVE OF ILLUMINATION BETWEEN LAMP STANDARDS. 
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surface, allows of a current of air being dew continuously 
over the lamp. A sectional plan of the ventilating device is 
given in fig. 6, the arrows showing the course of the air 
currents. Thermometer tests show that with this system of 
ventilation the temperature rise is 25 per cent. to 30 per cent. 
less than is the case with the old type of ventilators. In this 
connection it 18 Interesting to note that recent tests on gas- 
filled lamps have shown that their useful life depends to a 
rent extent on the temperature of the air surrounding the 


STREET LIGHTING. 


The reflector is formed of a substantial casting which gives 
the lantern sufficient weight to reduce the tendency to swing 
in high winds. The reflecting surface is finished in white 
vitreous enamel, which 1s easily cleaned and is permanent. 
The Metropolitan lanterns are fitted with Holophane 
refractor globes. These are fixed in a hinged ring, and by 
loosening a single fly nut, access is obtained to the inside of 
the lantern for replacements and cleaning purposes. А special 


Fic. 3.—NIGHT VIEW IN PALL MALL East. 


U-section rubber gasket forms a water-tight joint between the 
rim of the glass and the lantern, and guards the rim against 
breakage. 

In any lantern designed on definite optical principles the 
problem of providing an efficient, and at the same time easily 
manipulated focusing device merits special attention. Im— 
provements in the. manufacture of the lamps themselves are 
often accompanied by changes in dimensions, and if some 
means for compensating for this were not embodied in the 
lantern the light distribution would be adversely affected. 


4.—G.E.C. “ 


Ки. 


METROPOLITAN "" LANTERN. 


The correct focal position can be quickly. and easily fixed by 
means of the ratchet focusing device (patent No. 143,048), 
shown in fig. 7. To focus the lamp it is only necessary after 
screwing it into the holder to push it gently into the correct 
position, where it is immediately held by the ratchet. As 
focusing has to be done in all weathers and generally at the 
top of а ladder, this 1s a most important feature. To facilitate 
further the operation special templates were made so that 
by fitting them over the lamp when it is in the reflector the 
attendant can see at once when the lamp is correctly set. 
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‚ The installation was designed by the illuminating engineer- 
ing department of the General Electric Co., Ltd., to the 
specification of Mr. W. B. Thorpe, chief engineer of the Char- 
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Fig. 6.—SLCTIONAL PLAN 
OF PATENTED 
VENTILATING DEVICE. 


Ес. 7.—SECTION OF 
FocusinGc DEVICE. 


ing Cross, West End & City Electricity Supply Co., Ltd., to 
whom we are indebted for permission to publish this de- 
scription. 


— 


THE NECESSITY OF STABILITY IN 
INDUSTRY. 


A CONFERENCE was held last week-end, under the auspices 
of the Industrial League and Council, at the resi- 
dence of Mr. Hugo Hirst. Fox Hill" near Reading. 
to discuss the serious situation which is developing 
throughout the country owing to the instability that 
obtains in industrial affairs. In addition to Mr. Hirst, 
the head of the General Electric Co., Ltd., the follow- 
ing gentlemen were among those who took part in the confer- 
ence :—The Rt. Hon. G. H. Roberts, M.P.; the Rt. Hon. R. 
McKenna; Major-General Sir Newton Moore, M.P.; Mr. E. 
W. Petter (Messrs. Vickers-Petters, Ltd.); Mr. David Gilmour 
(Scottish Miners); Mr. E. Manville, M.P.; Mr. John Baker 
(Iron and Steel Trades Confederation); Mr. J. D. Boving 
(Messrs. Boving & Co., Ltd., hydraulic engineers); Mr. Clat- 
worthy (Cardiff); Mr. G. Dallas (Workers’ Union); Mr. M. 
Railing, Dr. A. Railing and Mr. J. Y. Fletcher (General Elec- 
tric CO., Ltd.); Mr. F. Rosling (Messrs. W. T. Henley's Tele- 
graph Works Co., Ltd.); Mr. Frank Smith (Shipbuilding 
Trades Federation); Mr. C. Wilson (the Osram-G.E.C. Lamp 


Works); Mr. Jabez Hall (Iron and Steel Trades Confedera- 
tion); Mr. Pretty (Messrs. Huntley & Palmer, Ltd.); and Mr. 
John Ames (General Secretary of the I.L. & C.). 

The discussion was opened by Mr. E. W. Petter, who, deal- 
ing with the position of affairs from the employers’ point of 
view, showed how disastrous had been the effect of the unrest 
that had been disturbing industry for the past two years. 
Employers, not knowing from one day to the next what new 
demands would be made upon them, were unable to quote firm 
prices to contracts or even a definite date for delivery, and the 
result had been that contracts, worth in the aggregate millions 
of pounds, had been taken from England and placed abroad. 
He cited instances of contracts which had been lost to this 
country through. the causes mentioned, the result being 
reflected more and more by the conditions of the labour 
market. Large employers who had ventured to quote fixed 
prices in contracts found, when the contracts had been com- 
pleted, that they had lost thousands of pounds on the trans- 
actions. They could not afford to go on doing that. Now, as 
the contracts in hand were being completed, manufacturers 
found they had not sufficient work to keep the whole of their 
plant in operation, and naturally they were dismissing men in 
all directions. Instability and loss of contracts were culminat- 
ing in unemployment, and the time had arrived when workers 
and employers should look the whole situation frankly in the 
face and see whether they could not find a solution. If thev 
could only agree to stability for a fixed period, approximately 
twelve months, during which time all should join 1n carrying 
on under existing standards, he had no hesitation jn saying 
the outcome would be that the wave of unemployment would 
be stayed, industry would speedilv recover and absorb the 
whole of the unemploved in the land, the cost of living would 
be automatically and materially decreased, and at the end of 
the vear the workers, provided they stuck conscientiously to 
their work, would find they would not only be able to main- 
tain their present rate of pay, but its relative value would be 
considerablv enhanced, as the vàlue of the £ would be brought 
considerably nearer to an economic level. 

There was a decided unanimity of opinion as to the abso- 
lute need for stability, and the only variance of opinion ex- 
pressed Was with regard to the best means which could be 


adopted to attain that end. That the industries of the country 
should have an opportunity to compete on sound stable terms 
for contracts against foreign competitors, was regarded as 
essential to the welfare of the workers and the nation as a 
whole, but it was also emphasised and generally agreed that 
workers should be given a larger share in the management of 
the industry in which they were engaged. and a proportionate 
participation in any increased profits derived as a result of the 
united efforts made. 

All the delegates viewed with considerable apprehension the 
fact that so much land had been allowed to go out of culti- 
vation in England during the past twelve months, and it was 
urged that every effort should be made to further agricultural 
development, not only to afford work for the unemployed, but 
with the primary object of producing food, so as to give other 
industries a chance to export a proportional surplus of their 
manufactures, and so tend to equalise the rates of exchange. 

These conferences of employers and employed as organised 
by the Industrias] League and Council were regarded as a use- 
ful feature. and the delegates urged the necessity of such con- 
ferences being extended to every part of the country. 


British Magnetos.— The judges’ awards in connection 
with the Air Ministry Amphibian aeroplane tests show that the first. 
priz--winner, Vickers “ Viking III" with Napier Lion engine. and 
the third prize-winner “Fairey Amphibian with Napier Lion 
engine, were fitted with B.T.H. magnetos. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT, 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


A Lamp with two Filaments. 


A recent note in the Electrical World describes the con- 
struction of an electric light bulb with two filaments, manu- 
factured by the WHITELITE ELECTRIC Co., of New York. The 
'" Dualite ’’ (as it is called) has a cap screwed over the top 
of the part inserted in the holder. When the first filament 
burns out this cap is taken off and the lamp replaced in its 
socket, and the second filament is thus put into circuit. It 
is claimed that the gas with which the bulb is filled effec- 
tively prevents discoloration when the first filament gives 


out. 
A Monorail Electric Hoist. 


Included in one of the latest lists, illustrating various types 
of Witton-Kramer ” hoists, issued by the GENERAL ELECTRIC 


Co., Lrp., 67, Queen Victoria Street, E.C. 4, is the monorail 
electric hoist shown in fig. 1. The hoist is of standard Witton- 
Kramer design arranged for power lifting and travelling, cap- 
able of dealing with loads up to 20 cwt. at a speed of approxi- 


Ес. 1.—WiTTON-KnaMERn ЕгЕСТКІС Horst. 


mately 20 ft. per minute; the output of the motor being 
2 H.P. at 750 R.P.M. A suitable seat is provided for the operator 
who travels with the hoist. The magnet is the 39-in. rect- 
angular type, and is used for dealing with steel angles, and it 
is claimed that it 18 possible to do work with this hoist and 
magnet in five minutes which previously took three men 
45 minutes. 
A Fire with Removable Elements. 


Fig. 2 shows the manner in which the elements of the 
Magnet Model A electric fire, manufactured by the 


Ес. 2.—FiRE WITA REMOVABLE ELEMENTS. 


GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, E.C.4, 
may be removed bodily from their housing. In this way the 


renewal of elements becomes an easy matter, and new coils, 
earthenware segments, or complete elements may be put into 
position very quickly. ' 


A New Bonding Nipple. 


Our attention has been drawn to a new method of bonding 
small cables and wires for use with standard cast-iron joint 
This consists of a small nip y RS of soft metal 

g. 3). 


boxes. 


and screwed with 3-10. conduit threa Through the 


Fic. 3.—TuHe " Konen " BonptinG NIPPLE. 


centre of the nipple is a slot through which the cable or 
wires are taken. The nipple is then screwed into the joint 
box, and bonding 1s effected by squeezing the soft metal 
over the lead sheathing of the cable (fig. 4). The chief ad- 


- 


ia. 4.— METHOD ок CLOSING THE NIPPLE, 


vantages of this bonding method are the absence of small 
screws and fixtures and facilitation of inspection. The manu- 
facturers of this device, which is called the Konled," are 
Messrs. FAULKNER & Co., 5, Market Street, Manchester. 


A Conduit Joint апа Earthing Clips. 

Messrs. WILLISs & Shaw, 37, Haley Hill, Halifax, have 
drawn our attention а new conduit coupling recently 
patented by them. The coupling (fig. 5) consists of a split 
collar of spring steel, the ends of which are turned over to 


Ета. 5.—CONDUIT JOINT AND EARTHING CLIP. 


provide в dovetailed ridge over which a tapered slide is 
forced. The inventors claim that for mechanical strength and 
continuity the device is equal to any conduit joint in present 
use. The earthing device will take any number of conduits or 
cables and with the same lug connects up without a break to 
the earthing screw on the switch. 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) | 


iled expressly for this journal by Messrs. Serton-Jongs, ODL, АМО 
TEPHENS, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


—— 


28.055. Means of electrically heating contents of utensils.” E. A. Welch. 
October 4th. 

28.065. Electric switches and circuit regulating devices." J. Bradley. 
October 4th. 

28.060. Electrical indicator." Н. L. Holley and A. F. Norris. October 


28,077. “ Manufacture of frames for polyphase electric machinery.“ C. 
Ramone da. October 4th. (France, February Both.) 
28,081. '' Apparatus {ог separating ОГ sorting by electric conductivity." 
H. L. A. Schweitzer. October 4th. (France, October 3rd, 919.) 

28,085. '' Electrical speed regulator systems.“ Metropolitan-V ickers Elec- 
trical Co. October Ach. (United States, October 2nd, 1919.) , | 
28,090. Electric. inductance apparatus.“ British Thomson-Houston Co. 
(General Electric Co,) and General Electric Co. October 4th. 

28,091/2. “ X-ray apparatus and methods." W. D. Coolidge. October 4th. 
(United States. July 9th.) 

28,094. * Electric insulators and their manufacture." H. Herrmann. Octo- 
ber 4th. (France, June 4th.) 

28.101. Thermionic or vacuum tubes, &c." A. G. T. Cusins and J. H. 
Whittaker-Swinton. October 4th. 

28.110. Electro-magnetie switching apparatus." R. E. H. Carpenter and 
Е. G. Creed, and Creed & Co. October 4th. 

28,116. '' Electrosco ic apparatus." Ё. A. Johnsen and К. Rahbek. Octo- 
ber 4th. (Denmark, february löth, 1919.) 

28,143. “ Telephone systems.” Automatic Telephone Manufacturing Co., 
C. Gillings, and R. Mercer. October Sth. 

28.167. Sparking plugs.” С. O. Meeke. October 5th. 

28.181. Shock absorber for power transmission systems.” A. Alltree. 
October 5th. 

28,198. '' X-ray apparatus." British Thomson-Houston Co. October Sch. 
(United States, October th, 1913.) : 

28,199. Operating mechanisms for searchlights."' British Thomson- 
Houston Co. (General Electric Co.) and General Electric Co. October Sth. 

28.203. Electric lamp, &c., brackets." V. C. Bond and F. Marpole. 
October 5th. 

28,207. Electric heating device for plunging.” F. Frei. October Sth. 

28,208. Deferred action dry battery." E. C. R. Marks (National Carbon 
Co.) and National Carbon Co. October 5th. 

28.212. Electric air diffuser." Н. Ashdown. October Sth. 

28,213. '' Electric resistance switches.“ J. Watkinson. October 5th. 

98214. '' Electric switches." J. Watkinson. October 5th. 

28.249. Sparking plugs." F. W. Schroeder. October Sth. 

98,250. '' Electric accumulators.” Soc. de l'Accumulateur Tudor. October 
5th. (Belgium, November 5th, 1919.) 

. 28,252. '' Incandescent electric lamps.” W..E. John. October 6th. 

98,264. '' Speed regulation of electric motors." М. $. Conner and С. C. 
Puckette. October 6th. 

28,270. ‘* Sparking plugs." J. E. Burrows. October Gth. 

28,278. Electric switches.“ J. A. Crabtree. October 6th. 

28,317. “ Electrical apparatus for filtering, disinfecting, diffusing, and 
heating air, Kc." W. E. Siday. October 6th. 

28.318. Production of high-tension electric. currents." J. H. Swinton- 


Whittaker. October Gth. 
28.327. Electric induction apparatus." British Thomson-Houston Co. 


(General Electric Co.) and General Electric Co. October 6th. 
98.328. '' Current interrupter for electric irons." A. Neachell. Octo- 


ber 6th. 
28.330. Automatic control ol electric motors.“ C. E. W. Talbot. Octo- 


ber 6th. : 
28.338. '' Automatic telephone pay station.“ С. A. Long. October 6th. 


28,342. “ Electrical oil switches.“ D. R. Davies and Metropolitan-Vickers 
Electrical Co. October 6th. 
28,357. Electrically illuminated traffic signalling devices.“ А. I. Marks. 


October 6th. 
28,385. '' Electric cable terminals." E. L. Bishop. October 7th. 


28.386 /7 / 8. Electric switches.“ G. H. Ide and F. painter. October 7th. 
28,393. Dynamometers.“ W. Sumner. October 7th. 
98.395. '' Electric heating devices." F. Maag. October 7th. (Switzerland, 


October 8th, 1919.) 
28,400. '' Valves for gas, electric, steam, &c., heating." G. Wilkinson. 


Tth. 
98.406. '' Trolley heads for electric trams.” G. L. Butler and M. J. 


Railing. October 7th. 
98,430. '' Electric | welding apparatus." British Thomson-Houston Co. 


(General Electric Co.) and General Electric Co. October 7th. 
98,453. '' Means for receiving wireless signals." Gas. für Drahtlose Tele- 
graphie. October 7th. (Germany, October 8th, 1919.) 
28.461. Electric switchgear of the truck, &c., type." Johnson & Phillips 
and P. M. Wood. October 7th. | 
98.469. '' Telephones, phonographs, &c." A. S. Bowley. October 7th. 
98.479. '' Sparking plug.“ R. S. Brown. October 7th. 
28.489. Sparking plugs.“ G. McIntosh. October 8th. 
28.495. Electric lamps." W. H. Walton. October 8th. 
28,50 4. Device ſor testing sparking plugs. G. H. Baxter. October 8th. 
98,514. '' Electric junction box," R. Crust. October 8th. 
28,517. Electrically operated warning signals." D. McGregor. October 


28,590. '' Magnetic separators.” A. E. Davies. October 8th. 

28.525. Porcelain insulator." W. powell. October Sth. 

28.528. Electric apparatus for recording and reproducing sound." A. F. 
Sykes. October 8th. 

28.547. Magneto- electric machines.“ F. I. Bennett. October 8th. 

28.559. Electric heating and ventilating apparatus.“ J. Р. Оше and 
Ventiheta, Ltd. October 8th. | | 

38,577. '' Insulators for suspension of high potential electric. lines." A. 


Richard. October 8th. 
98,579. “ Sparking plugs.” D. Pelabon and Pelabon, Ltd. October 8th. 
28,585. '' Hand tools for electricians, &c."' S. E. Aaron and A. P. Smith. 
October 8th. 

28.599. Circuit controlling apparatus for wireless telegraphy.” F. G. 
Creed and Creed & Co. October 8th. 

98,603. '' Apparatus for indicating opening oF closing of electrical con- 
tacts, &c.”” J. Simpson. October 9th. 

28.605. Electric warning signal for left-hand-driven cars.” Е. A. Can- 
niford. October 9th. 

28.610. Magnetos.“' R. Bosch Akt. Ges. October 9th. (Germany, Octo- 


ber 24th, 1919.) 
28.612. Sparking plug tester," W. H. Carpenter and A. W. Gillam. 


28.616. Slow motion device ſor electric motor starters, Kc. D. C. 


28.650. Autore atic switches for electric heating apparatus." А. Kirk. 
October 9th. 

98.665. '' Electric oil switches.“ G. E. Gittins and Metropolitan-Vickers 
Flectrical Co. October 9th. 

QR 63]. “Electrical contact makers (ог steering wheels of motor vehicles.” 
J. L. Scott. October 9th. 
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PUBLISHED SPECIFICATIONS. 


The numbers in parentheses асе those under which the specifications will be 


printed and abridged, and all subsequent proceedings will be taken. 


1201060. 


15,358. '' Wireless signalling systems," British Thomson-Houstom Co. 


(General Electric Co.). October 27th, 1916. (151.021. 
| 1517. 


17.986. Electric insulators.“ British Tnomson-Houston Co. (General tico- 


uic Co.). December 5th, 1917. 151,022.) 
19018. 


7,308. ‘ Machine switching, telephone exchange systems.” Western Electric 
Co. and L. Polinkowsky. May lst, 1918. (Addition. to 24,931 /19.) (151, 0:23- ) 


1919. 


6,626. Adjustable resistances.” Evershed & Vignoles and S. Ever shed. 


March 17th, 1919. (191,033.) 


9,074. “ Electrically propelled vehicles," J. Scott. April 10th, 1919. 


(151,035.) 


11,004. * Electric accumulators." E. Lemaire. May 9th, 1919. (151,04%4.) 
11,888. Electric battery cells.” A. Spencer. November 12th, 1919. 


(151,045.) 


12,727. Electrical devices for transmitting definite signals and for rec civ- 
ing said signals at а distance.” J. W. Robinson. May 20th, 1919. (151,050.) 
14,385. Electrical step-by-step mechanisms, as used for propelling the 
hands of electrical impulse clocks." 1. H. Parsons and A. E. J. Bal. June 


6th, 1919. (151,057.) 


14,758. ''Oscillating apparatus for submarine signalling and other pur- 
poses." Submarine Signal Co. and G. C. Evans. June llth, 1919. (151.061) 
825. Aerial systems for wireless telegraphy.” C. T. Wilkinson. June 


14, 
ıh, 1919. (Cognate Application 5,774,720.) (191,063.) 


16,079. '' Sparking plugs." W. J. Geddes. December 29th, 1919. (151, 110.) 


16,201. '' Operating and tripping mechanism of oil break electrical 
switches.” R. T. Norton. June 2i, 1919. (151,112.) 


16,478. Wireless transmitting and receiving apparatus {ог use on air- 


craft.” L.-A. McDougall and J. M. Poyntz. july 2nd, 1919. (151.115.) 
16,638. Means for varying resistance inductance or like coils," G. de P. 
Foglictta. July 3rd, 1919. (151,117.) 

16,728. ''Signalling systems with special reference to telephonic circuits.“ 
E. A. Graham, №. J. Rickets, and E. A. Sanítleben. July 4th, 1919. 
(151,118.) 

17,337. " Magneto-electric machines." C. B. Redrup. July 10th, 1919. 
(151,125.) 

18,989. Variable electrical condensers.” H. W. Sullivan and J- Joseph. 
July 3lst, 1919. (151,138.) 

19,251. “ Telephonic transmission systems.” Wsetern Electric Со. (Western 
Electric Co.). August 5th, 1919. (151,140.) 

20, 669. Electric ignition apparatus for internal combustion engines." 
E. A. Watson and M.-L. Magneto Syndicate, August 2nd, 1919. (Addition 
to 128,985.) (151,145.) 

21,272. Electric cable mountings for use on motor vehicles.” R. W. 
Maudslay and Standard Motor Со. August 29th, 1919. (151, 150.) 

23,522. Electrical propulsion ol ships.“ Akt.-Ges. Brown, Boveri et Cie. 
October Ast, 1918. (133, 301.) & 

24.074. Devices for electrically heating hand-irons." D. Donaldson. 
October 2nd, 1919. (151,161.) 

24,130. “ Magnetos.““ American Busch Magneto Corporation. October 26th, 
1918. (134,823.) 

24,224. "' Magnetos."' W. J. Mellersh Jackson (American Bosch M:urncto 
Co.) October 3rd, 1919. (151,162.) 

24,844. Current distribytors of electric ignition systems.” F. A. Hood. 


October 10th, 1919. (151,106.) 

24,931. Machine switching telephone systems.” Western Electric Co. 
1514570 Electric Co.). February 25th, 1918. (Divided application on 3,333/ 18.) 
(151,167. 

28,501. '' Electric gas lamps with glow discharge." J. Pintsch Akt.-Ges. 
December 12th, 1917. (Addition to 135.485.) (135, 87.) 

31.695. Registering, recording, and receipt issuing apparatus ſor elec- 
tricity, gas, and similar supply meters," С. А. Gustaffsson. December 17th, 
1919. . (151,189.) 

1290920. 

9,814. '' Short circuiting device for electrical ignition apparatus." О. 
Imray (Bosch Akt.-Ges., R.). January 20th, 1920. (151,199.) 

3,073. “ Electric switches.“ L. Trabet. September 16th, 1919. (131. 200.) 

3.939. '' Ignition magnetos for internal. combustion engines.“ Fabriques 
des Monrtes Zenith. April 15th, 1919. (141,672.) 

5.233. Electric circuit controllers.” R. Amberton. February 20th, 1920. 
(151,206.) 

9,023. '' Use of thermionic devices in wireless and other signalling systems.” 
Western Electric Co. September 3rd, 1915. (140,823.) 

11.345. Systems of supplying energy to electrical circuits." J. F. P. 
Jaubert. March 7th, 1919. (142,132.) 


14.873. Electric switches." Remy Electric Co. june llth, 1919. 


(144,626.) 
15.380. '' Tubular electric condenser, and method of manufacturing same.” 
С. Giles. June 16th, 1919. (145,008.) 
18,019. “ Suppressing the spark produced on breaking a circuit produced 
having self-induction." F. Krupp Akt.-Ges. October 23rd, 1915. (145.721.) 
18.240. Apparatus for regulating electric currents.“ F. Krupp Akt.-Ges. 


Service Notes. — Mr. W. H. Allan, acting second class 
draughtsman, Rosyth, has been transferred from the electrical 
engineer's department to the Admiralty. Warrant Tele- 
graphist A. ©. Greenhill has been appointed to the battle- 
ghip Erin. Lieut. J. L. Winter, Edinburgh (Electric Lights 
Company) Fortress Engineers, has resigned his commis- 
sion. and has been given the rank of captain. Lieut. 
W. F. Anderson. Lieut. D. H. Brown, Lieut. S. J. Fielding, 
Lieut. J. F. Galloway, Lieut. V. R. Kettle. Lieut. T. Light- 
body, Lieut. W. G. Normand, Lieut. A. Russell, and Lieut. 
F. G. Witney, of the same corps, have resigned their 
commissions and retain their rank. Mr. F. С. Stacey. А Class 
supervisor, electrical engineer's department, Sheerness, has 
been transferred in a similar capacity to the Portsmouth 
Yard. Lieut. T. E. Taylor, Lancashire Fortress (Electric 
Lights Company) Engineers, has relinquished his commission 
owing to ill health contracted on active service. 
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THE PROBLEM ОЕ RECONSTRUCTION. 


QUITE an epidemic of eloquence on the subject, of economic 
recovery has been raging of late. Lord Leverhulme, at the 
О. P. Club, remarked that 32 years ago he began a system of 
employment based on good wages, a bonus on production, 
and profit-sharing, but he found that the scheme only 
excited the opposition of Trade Unions. To manage a 
business successfully, he said, demanded vision and imagin- 
ation, and prolonged training was a vital necessity ; hence 
the idea that a board composed of untrained workmen 
could build up a business was futile. 

Lord Haldane, addressing a meeting organised by the 
Institute of Industrial Administration, said the beginnings 
of a new social order were apparent, and there was a move- 
ment towards equality. The mass of the people was 
dissatisfied because it did not share in the ad vantages 
enjoyed by a smaller and more fortunate class. He would 
substitute for the power of Capital the principle of Service ; 
all that Capital was entitled to was the interest necessary to 
attract it. Capital was not entitled to dominate ; after the 
interest had been paid, residuary profits could be shared to 
pay wages and for special services. To the principle of 
Service he would couple that of Education, and on these they 
could lay the foundations of industrial peace—the State 
should undertake the education of democracy. 

Lord Weir, before the Glasgow Chamber of Commerce, 
last week, laid down a number of conditions which he 
regarded as essential to a constructive policy. These 
included a temporary stabilisation of wages for 12 months, 
payment by results, freedom of employment, increase of 
working hours, and retrenchment on the part of the 
Government. He regarded the present situation as very 
grave, and capable of amelioration only by increased pro- 
duction, combined with greater efficiency. A vast 
industrial reserve was available but unutilised, owing to 
the dead hand of the Trade Unions, which denied it 
opportunity ; let that restraint be removed, and he con- 
fidently predicted a wave of enterprise and development 
which would go far to improve the conditions. Lord Weir 
did not absolve the employérs of blame in respect of their 
failure to formulate a definite policy for dealing with 
industrial problems. 

Sir Robt. Hadfield, addressing the British Commercial 
Gas Association, emphasised the need for economy— not 
merely by cutting down expenditure, but by “the fruitful 
use of resources." He also advocated increased production, 
not for the enrichment of the few, but to save from priva- 
tion the many, and to pay off the debts of the community ; 
it was vital to the life of the people. Limitation of output, 
he said, was a crime against the community; there was work 
enough in sight to give employment to every man for years 
to come, but if the policy of low production for high wages 
was adopted, unemployment and destitution would 
inevitably be the outcome. | 

Lord Cowdray, delivering an address ав Lord Rector of 
Aberdeen University, pointed out that while industrial 
capital could be destroyed, it could not be divided witnout 
simultaneous destruction; the Russian Bolshevists had 
discovered that they couid not confiscate it—the overthrow 
of the system on which it was built up destroyed it. For 
that reason many Socialists proposed to retain the capitalist 
system, but to substitute the State for the individual 
employer; but the workers would not forgo the right 
to strike, even if the State were in control, 
as the present strike of the miners showed, and 
therefore the situation would not be changed unless, like 
the Communists, the State solved the difliculty by forced 
labour. In his view, the idea of partnership instead of 
conflict offered the only hope for the country. The prin- 
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ciples of the minimum wage and insurance against 
unemployment were included in this idea. The ideal wage 
comprised three factors: the guaranteed minimum, а 
variable amount proportional to individual output, and 
a variable addition according to the result of the 
undertaking—.e., piecework with а guaranteed mini- 
mum and a bonus on profits. He submitted to both 
employers and employed the importance of developing the 
third factor (the bonus on results), the workman sharing in 
the management. Partnership and mutual understanding 
would alone bring peace. 

Here, then, is a remarkable symposium of leaders of 
opinion in industry and sociology. Each in his own way, 
and for the edification of a most heterogeneous series of 
audiences, has summed up the industrial position and offered a 
solution to the problems which it presente. There is a large 
measure of agreement between them ; they all hold that the 
salvation of the country lies in increased production, and 
the adoption by the employer of a new attitude towards the 
employed. In future the latter must be regarded as a 
partner ; he will not be fobbed off with piecemeal con- 
cessions, which merely aggravate the evil. As an American 
has put it, he will no longer work to enrich the“ boss“; he 
means to share in the prosperity of the concern in which he 
invests his labour, and the princes of industry acknowledge 
the justice of his claim. But there is a vital condition to 
be fulfillel— that of unrestricted service, which is the 
indispensable precursor of prosperity. | 

The great problem before us, then, is twofold : to devise 
a genuine mode of partnership that will commend itself to 
the worker ; and to convince the latter of the sincerity of 
the employer. Those factors solved, all the rest shall be 
added unto us. 


THIS Order, like а good many other 
Orders, has induced a state of perplexity 
in the minds of the recipients. Electricity 
supply undertakings are much exercised 
ав to exactly what they are really expected 
to do under the Order. As a matter of fact, it is really 
difficuli to see what they can do. The Order imprimis is 
directed to consumers. It is quite clear what ‘hey have to 
do—cut off all advertising or display lights, and to 
economise generally, and if they own a factory,“ reduce 
their power consumption by half. Again, it is clear who 
are the people who have to see that this is done—the Local 
Authorities. The undertakers «re not mentioned by name. 
The only reference which can be construed as implying a 
duty on tbem is Clause 3, which states: “ where gas or 
electricity ig required for power in apy premises within the 
scope of Part III of the Coal (Emergency) Order, 1920, its 
supply and use shall be restricted so that not more than 50 
per cent. of the weekly average quantity supplied or used 
for power in the four weeks last preceding the date of the 
Order coming into force shall be supplied or used. 

But it is to be noted that all the foregoing about 
“supply " is in the passive. Read in conjunction with 
Clause 7, this might be taken as a method of specifically 
legalising the undertaker's action in obeying the orders 
iesued by the local authority with regard to cutting off supply 
to consumers as provided in the clause mentioned. There 
certainly does not appear to be any obligation resting on the 
undertakers to deal with the 50 per cent. decrease, except 
by cutting off consumers under the direction of the local 
authority. As a matter of fact, the words “supplied or 
used" mean, as applied to electricity, the same thing. The 
meter readings and data as to consumption are certainly, 
under Clause 6, to be ascertained by the owner, occupier, 
or manager of the premises. 

Clause 4, dealing with the power of the local authority 
to increase the percentage, primarily applies obviously to 
the applications of individual consumers ; but it also reads 
as applying to a conceding of the raising of the percentage 
all round, on the general application, say, of the under- 
taking. The Order will obviously be excessively difficult 
to enforce. The industry is in no way responsible 
for the directions; the Board of Trade did not consult 
it before drafting. Still, it is up to every undertaking 


The Ligbting, 
Heating and Power 
(Emergency) 
Order, 1920. 


to do the best it can from a patriotic standpoint. Also, 
it is to the interest of all undertakings to conserve their 
stocks of coal. What the undertakings have to do, there- 
fore, is to uphold the necessity for economies in every way 
possible, and to take every step to bring the provisions of the 
Order before the notice of consumers. They should also, of 
course, let all consumers understand that if the Order woi ks 
hardship in a factory, there is an appeal to the local authority, 
as the latter must have due regard to the maintenance of 
food supplies (including beer), hospitals, entertainmente, 
and £o forth. They can send out notices to consumers, with 
receipts, correspondence, &c. They can advertise in the 
оса] Press. They can display notices at their stations, 
sub-stations, offices, showrooms, and so forth. They 
could send round notices to all consumers, askiry, 
perhaps, the local authority to pay for the stamps, “с. 
Anyhow, the loyal co-operation of undertakers is an obvious 
duty. А great deal can be done by the chiefs seeing that 
everyone on their staffs is thoroughly impressed with the 
gravity of the situation, and replies to all inquiries of ccn- 
sumers accordingly. If the assistants speak lightly in 
connection with any inquiry as to compliance with tha 
Order, and the duty of doing so, the consumer will 
naturally act accordingly. Loyalty in thought and wod 
is what is wanted. 


We were very pleased to publish list. 
week in our Correspondence " columnf a 
letter from Mr. Webb, of the Electrical 
Trades Union, on the question of the Whitley Councils in 
the electricity supply industry. We should certainly welcome 
further comments, either from the Trade Unions’ side or fro m 
the employers’ side, since we think tbat nothing but god 
can result from open and candid discussion. For one thirg, 
it stimulates interest in this most important matter—«'n 
interest which, we are afraid, is at present of a somewb,t 
indifferent quality. For another thing, provided the lette: s 
are similar to Mr. Webb’s—that is, of a constructive 
character and dealing with principles—they contribute som: - 
thing definite towards a final formulation of policy. Tle 
electricity supply industry has always suffered somewhet 
from lack of constructive policy. There has always been ап 
inclination towards criticism rather than construction. So, 
in this matter of industrial policy, it would be much more 
to the point if correspondents would come forward and tell 
ue, not how bad things are, or are likely to become, bnt 
exactly what they think ought to be done. The Industrial 
Councils in the supply industry are new ventures. Ultimate 
success depends on their being directed on lines of 
sound policy. An open discussion, therefore, would at this 
stage be not only pertinent, but particularly useful. 

It should certainly be the ambition of the industry that 
these Industrial Councils should be exemplars to those in 
all other industries. Мо far, the Councils for the electricity 
supply industry seem to be ahead of all others in completc- 
ness and comprehensiveness. ‘They started, of course, with 
much in their favour. The electricity supply industry is, 
perhaps, more fully organised industrially than any otber 
industry of its size, Broadly speaking, we might say tbat 
every employé belongs to a Trade Union; on that side, 
therefore, the organisation is complete. The employers’ 
side is similarly almost fully organised ; the four Associa- 
tions representing respectively the London companies, tbe 
power companies, the provincial companies, and the municipal 
authoritiescover practically all the undertakingsinthecountry. 
Further, since the competitive element is non-existent in the 
supply industry, there is no danger of disintegrstion on this 
score. The industry, therefore, presents the ideal condi- 
tions for Whitleyism, and, given tlie necessary statesmanlike 
ability in the leaders on both rides, there is no reas’ п 
why the Councils in this industry should not stand foremost 
among all industries in full and efficient development. 
Exactly what form the final development will take it is 
impossible as yet tosay. The whole thing is a matter of 
growth and gradual adaptation to the evolving necessities 
of the case. This it is which makes the matter one of such 
great interest and importance. And the lines of growth 
will be determined by the ideals in the minds of those who 
deal with it. 


Joint Industrial 
Councils. 
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ROTHERHAM 


We were recently enabled, by the courtesy of the engineer 
and general manager of the Electricity Supply Depart- 
ment of the Rotherham Corporation, Mr. Edward Cross, 
to visit the new power station which is now approach- 
ing completion, and to obtain the photographs which 
are reproduced in the following pages. This installa- 


tion is of exceptional interest, as being the first “ super- | 


station " to be put into operation, and as containing 
the largest turbo-alternator yet installed in this country. 
It is laid out for two 12,500-Kw. generating sets and four 
of 30,000 Kw. eacb, making a total of 145,000 кү. ; of 
these machines the first two are in commission, and the first 
30,000-Kw. set is in course of erection. The boiler house 
consists of four sections, of which one is complete and the 
second approaching completion. It will be seen, therefore, 
that the new station constitutes a very important addition 
to the electrical resources of Yorkshire, where it is included 
in the “ North-East Midlands Electricity District.” 

But it is not only in point of sheer magnitude that the 
plant is noteworthy; its most striking feature is the extra- 
ordinary rapidity with which it has grown from a minor toa 
major undertaking. When war broke out, the Rotherham 
Electricity Works comprised plant of only 4,500 KW.; 
during the war its capacity was increased by the addition of 
two 5,500-Kw. generating sets to 15,500 KW., making, with 
the 55,000 kw. of the new station, an aggregate of 
70,500 Kw.—an increase of 1,467 per cent. in six years. 

The question at once arises why so large an amount of 
power was called for ; the answer is that during the war the 
demand increased at a phenomenal rate, во that the possi- 
biities of the existing station were speedily overtaken, and 
early in 1917 it was decided to embark on the very 
ambitious scheme of which the first instalment is nearly 
complete. It will be remembered that at that date the 
Government scheme for the concentration of generating 


ELECTRICITY WORKS. 


embarking upon this huge scheme—which, moreover, only 
embraces one-half of the ultimate capacity contemplated for 
the undertaking—the Corporation of Rotherham displayed 
a degree of enterprise and an amount of confidence in its 
electrical engineer for which it would be impossible to find 
a parallel in this country, or perhaps anywhere, in the 
whole history of municipal electricity supply. 
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Fig. 1.—Map oF ROTHERHAM SUPPLY AREA. 


The County Borough of Rotherham is situated on the 
River. Don, 6 miles to the north-east of Sheffield, and 
12 miles from Doncaster; it is in direct communication 
with the main lines of the Great Northern and Midland 
Railways, and the Great Central Railway runs through it. 


Fig. 2.—RoTHERHAM ELECTRICITY WoRKs, No. 2 STATION. 


plant in large stations was still in the distant fature, for the 
Coal Conservation Committee had not then issued its final 
report. The population of Rotherham at the last census 
was under 63,000 ; the cost of the electrical undertaking, 
including the existing plant and the projected new station, 
was over £1,000,000. It will be seen, therefore, that in 


The town has long been noted for its iron and steel work-, 
and for the glass-houses, potteries, ironworks, and collieries 
in its neighbourhood. Its name is derived from the small 
River Rother, which joins the Don at this point, and it lies 
partly on the adjoining hills, and partly in the valley of the 
Don, which is here navigable, 
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In the neighbouring district an abundance of coal and 
ironstone is found, which enabled Rotherham to acquire 
fame for the manufacture of edge tools many centuries 
ago; ironstone mines, smelting furnaces, and forges were 
worked as early as 1160. "The manufacture of iron and 
steel is still carried on in the district on a large scale, 
especially at Masbrough and the Holmes ; at the important 
works founded at Masbrough by Samuel Walker a century 
ago, cast and wrought iron products were turned out in 
large quantities, and at the present day wheels and axles 
and other railway iron work are manufactured at several 
large works, one of which (Parkgate) also produces armour- 
plate for warships. 

Rotherham is situated in the South Yorkshire coal area, 
and the power station is close to some of the newest and 
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most up-to-date collieries, capable of a large output. 
During the past few years the large steel works and rolling 
mills have been very considerably extended, and new works 
destined to embark in the heavy iron and steel trade are 
being erected at an extremely rapid rate. 

The remarkable growth of the electricity undertaking is 
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due to the desire of the municipality to meet the greatly 
extended needs of the community within the electricity 
supply area, which includes not only the county borough of 
Rotherham, but also the urban districts of Rawmarsh and 
Swinton. Arrangements are also in progress to give a bulk 
supply to the Yorkshire Electric Power Co. and the Sheffield 
Corporation as the need arises, with a view to intercon- 
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nection between the three systems and possible mutual assist- 
ance, on the lines of the Electricity Commissioners’ views. 
It is estimated that after the completion of the new 


FIG. 7.—INTERIOR OF BOILER-Hovse, ROTHERHAM. 


power station the output for the first complete year will be 
100,000,000 units, and with an area of supply comprising 
100,000 inhabitants, the consumption per capita will reach 
the unprecedented figure of 1,000 units per inhabitant per 
annum. 


The lay-out of the station is shown on the accompanying 
plan, fig. 5, from which it will be seen that whereas the 


Fig. 6.—ARRANGEMENT OF TIPPLER. 


old station, No. 1, was built alongside of the canal, the new 
one is on the bank of the river. The section of No. 2 station 
which is now in being (figs. 2—5) consists of aspacious engine- 


room, containing the three turbo-alternators, and two boiler- 
houses with two steel smoke-stacks between them. The 
existing generating plant constitutes rather more than one- 
third of the ultimate capacity, and the boiler plant exactly 
one-third. It will be noticed that the coal siding ends on 
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the remote side of the canal, and that the coal is carried by a 
double conveyor over an open-air coal store to the existing 
boiler-houses. Water is derived from the river through а 


double culvert passing under the turbine-room, and is 


discharged through a single culvert. 

The buildings consist of self-supporting steel structures, 
filled in with brickwork, except in the case of the switch- 
gear annexe, which consists of brickwork, with floors and 
roof of reinforced concrete. The principal dimensions are 
as follows :—Each boiler-house, 112 ft. х 80 ft. х 84 ft. 
high ; engine-room, 182 ft. x by 87 ft. wide between the 
crane columns, and 110 ft. high to the ridge of the roof, 
together with a pump-room-extension 35 ft. wide x 182 ft. 
long. Messrs. Babcock & Wilcox, Ltd., were the contractors 
for the main buildings, boilers, and coal-handling plant, sub- 
letting the structural steel worx to Messrs. Heenan & Froude, 
Ltd.; the switchgear annexe was built by Messrs. W. Н. 
Treherne, Ltd., of Rotherham ; and the whole of the founda- 
tions were laid by the Corporation. 

The coal-conveying plant embodies several interesting 
features. The total distance from the end of the boiler- 
house to the railway siding is over 500 ft., the conveycr 
passing over a road and the canal. Coal received in trucks 
is discharged into a low-level hopper by a Babcock and 
Wilcox tippler fitted with hydraulic clamping rams; a 
capstan driven by a 10-H.P. motor is provided for handling 
the trucks, while a 12-н.Р. motor drives the pumps for the 
tippler, and the latter is turned by a 5-н.р. motor. The 
coal passes from the hopper on to а jigging screen, 


Fig. 8.—CoNVEYOR, OVER BUNKER, 


whence the small coal is delivered to the conveyor 
through a filler; the large coal is put through a four- 
roll coal-breaker, capable of dealing with 100 tons 
per hoar, before passing to the filler (fig. 6). The breaker 
is driven by а 55-H.P. motor. The conveyor (fig. 11) is of the 


— — { 
98 t гал |) 
ЇР L1 


1 5 t 
* CONVEYOR К J 4ROTARY FILLER 
|: рта ат == =т= р тэ == эр зү эү} тер тсе тү этү кт эъ ТЕ т == == 


—— CONVEYOR 


rr 


ee == ир чит тг үтү. чыг =т= ч, чө ee ES 


" 


(temporarily) into a bunker for No. 1 station, at A and B 
for the future boiler houses, and at c for the existing boilere. 
At 0 an automatic filler is provided tbrough which the coal 
is passed into the second conveyor, which is inclined to the 


Fra. 9, —TIPPLER HOUSE, 


first at an angle of 116°, and passes at a height of 23 ft. 
over an open coal store 160 ft. long before rising to а height 
of 70 ft., and traversing the boiler houses. The conveyor 
chain returns by the same route, the coal being discharged 
at 10-ft. intervals into bifarcating shoote, which deposit it 


Ба. 10.—STEEL SMOKE STACKS. 


in the bunkers clear of the empty buckets, as shown in fig. 8. 
Oa leaving the boiler house the empty buckets pass through 
а tunnel under the coal store, which is built of concrete 
with a hopper bottom, so that the coal can be fed into the 
buckets by means of a travelling filler. This method has 
the advantage of removing coal from the kottom of the 
heap—which has a capacity of 3,000 tons—so that spon- 
taneous combustion can be guarded against. No. 1 con- 
veyor is driven by a 30-H.P. motor, and No. 2 by a 40-H.P. 
motor. 
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Fig. 11.—GENERAL ARRANGEMENT OF CONVEYOR. 


Babcock and Wilcox gravity bucket type, and is carried 
at a height of 33 ft. across the canal and roadway by a 
lattice girder bridge on five trestles. The coal can be 


tipped at each of the last three trestles—at a (fig. 5) 


The overhead bunkers are of steel plate, lined with 
brick, and are capable of holding 1,000 tons in each boiler 
house. 

Care is taken to regulate the speed of the two conveyors, 
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so that the flow of coal is uniform, and push- buttons are 
provided at numerous. points on the line to enable the con- 
veyora to be stopped instantly in the event of any mishap. 
The boilers (fig. 7) are of Me:sre. Dabceck & Wilcox’s 
marine type, with a rated evaporation of 45,000 Ib. per hour 
ta zh; there are six boilers in each section of the boiler house, 
three a side, each fitted with three chain-grate stokers, which 
aʻe fed by shoota from tle bunkers, 


FId. 12.—ASH-PITS AND BREAKER. 


prcvided with integral superheaters, and above them are 
h^riz ntal-tube economisers, surmounted by graduated flus 
lea ling to the chimney shafts, each of which serves tno 
sets of three boilers. A vertical transverse partition in 
each shaft divides it into two flues, and horizontal 
diaphragms divide these again, so that the waste 
gases from a set of boilers can either be passed 
directly into the chimney under natural draugbt, or 
through fans in ihe basement (the normal condition). 
These fans are of the Sirocco type, each driven by a West- 
inghouse motcr of 150 B.H.P. ‘The chimneys (fig. 10) are of 


Fia 13.—RoTary EXHAUSTER. 


steel plate, 20 ft. in diameter at the bottom and 14 ft. at 
the top, and are 113 ft. high from the ground level, which 
is 13 ft. below the firiag floor. The horizontal flues over 
the economisers are carried on steel rollere, supported bv 
the framing of the building. 

From the grates the ashes fall into ash-pits in the base- 
ment, whence they can be discharged into ash-breakers 
ranning on a line of rails under each set of boilers (fig. 12). 
These breakers are each driven by a 7-B.H.P. motor. Thence 
he ashes are carried away by & pneumatic exhaust system 


The boilers are 


through 10-in. cast-iron pipes to receivers mounted at the 
end of No. 2 boiler-house, in which a vacuum of 5 in. of 
mercury is maintained by rotary exhausters, one of which is 
shown in fig. 13. The ashes are quencbed with a water 
spray as they enter the receivers. The suction pipe also 
carries off the soot from the economisers and chimnejs, 
which is brought to the 10-in. pipes by separate ducts. 
The exhausters are driven by 70-в.н.р. Westinguouse 
motors. 

In the basement, under the boiler fronts, is installed the 
shafting which drives the stokers ; each line of shafting, 
serving three boilers, is driven through gearing by a 
12-B.H.P. motor at each end, one of these motors being a 
stand-by. 

Make up feed-water is derived from the town supply, 
bing stored in a tank between the chimney stacks. The 
boiler feed pumps are situated in the cngine room, together 
with the hotwells; they are of Weir's turbine-driven single- 
stage rotary type, exhausting directly into the hotwells 
through exhaust nozzles, or alternatively to atmosphere, in 
с2вав of emergency. Six pumps are provided, each capable 
of delivering 350,000 lb. of water per hour (fig. 14). 
Close to the feed pumps are two Rees Roturbo centrifugal 
pumps driven by 29-в.н.р. Westinghouse motors, and each 
capable of delivering 180 gallons of water per minute 
under a head of 300 ft., far operating tube cleaners of 
the water-turbine type and other purposes. 


Fic. 14.—FEED PUMPS AND STEAM PIPING. 


The hotwells are mounted on a gallery next to the boiler- 
house wall, and are each equipped with a Lea recorder 
measuring tank. 

The steam mains consist of two headers running the 
whole length of the boiler houses on each side, and coupled 
by expansion bends between the sections. In the engine 
room they enter steam receivers, from which a 14-in. pipe 
leads to each of the 12,500-KwW. tnrbines, and two 14-in. 
pipes to the 30,000-Kw. turbine. These pipes, with the 
feed pumps, are seen in fig. 14. 


(To be continued.) 


Bauxite in Germany.—Five German bauxite mines in 
Hessen have been amalgamated into the Bauxite Works Co., of 
Frankfort.on-Main. with a share capital of 7.000000 marks, of 
which 1,500,000 marks has been taken over by Dutch interests. 


____________—————-——-——-—_ 
552 THE ELECTRICAL REVIEW. [Vol 87. No. 2,240, Остовев 29, 1920. 


ELECTRICITY AND HOUSING. 


THE BILLINGHAM HOUSING SCHEME. 


AT a time when so many housing schemes are under consider- labour-saving devices; so he frequently did without, 
ation, it is thought that a concrete example of what is them. | | | | 
actually being done in one с:. тісі will be of wide interest. This point, however, is not being overlooked in the 
The following notes are, therefore. presented in the hope housing schemes now under consideration, and, wherever 
that the particulars given therein will be useful to housing possible, provision 18 being made for the use of electricity 
authorities generally, and to others interested in the with the consequent elimination of dirt and waste, effecting 
subject. a saving of labour, and, what is also important, increasing 
Too often in the past little interest has been shown in the available room space. Electric lighting permits of the 
housing schemes by the general public, the consequence use of low ceilings, because, owing to the small amount of 


being that frequently such schemes were approached more heat generated, electric lamps can be fixed within a few 
inches of the ceiling. Electric heating makes it possible 


to dispense with flues, fireplaces, fenders, &c., and allows the 
heaters and cookers to be used in any convenient position. 
The all-electric house, therefore, means a considerable 
reduction in the building coste in comparison with the 
house adapted for the older methods of lighting, heating, 
and cooking. 

A number of houses are now being erected at the village 
of Billingham, Stockton-on-Tees, by the Newcastle-upon- 
Tyne Electric Supply Co., Ltd., for the use of its employés М 
at the North Tees power station. For the present only 
73 houses are being built; they are of four differept 
types—viz., *B," “С,” “р 1," and “ D 2," plans of three 
of the types being shown in fig. 1. The whole of the 
building work is being carried out by Messrs. Walter 
Jones & Sons, of London and Newcastle-upon-Tyne, to the 
designs and under the superintendence of Mr. Leonard 
J. Сопуев, of Newcastle-upon-Tyne, and the electrical 
GROUND PLAN FIRST FLOOR PLAN installation work is in the hands of Messrs. Graham Bros., 

Type D 2." of Middlesbrough. | | 
The houses are all semi-detached, and are built approxi- 
mately eight to the acre ; provision is made for gardens at 
both the backs and fronts. Particular attention has been 
given to the planning of the houses economically, and so ав 
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Types B' AND "C." | = 
Fic. I. GROUND AND FIRST-FLOOR PLANS OF BILLINGHAM Houses. Ета. 9.— BATHROOM, SHOWING JACKSON ELECTRIC WASH BOILER. 


from the point of view of the speculative builder than from {о afford the greatest amount of comfort to the occupiers ; 
that of the needs of the prospective tenant. There were, the elevations on all fronts, too, are such that the houses, 
of course, notable exceptions, but, more often than not, the viewed from any point, present a pleasing appearance. The 
provision of facilities for introducing labour-saving devices storage and cupboard room is well above the average for 
into the house was either ignored altogether, or made in this class of house. The main roads run from north to 
such a manner as to be almost useless, and the tenant was south, thus ensuring a liberal amount of sunshine to the 
consequently put to considerable expense after the house principal rooms of the houses, which face east and west. 
was finished if he wished to take advantage of modern "ће boundary and division fences will be formed of thorn 
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and privet hedges, apd the planting of trees in the grass 
margins ‘of the roads will give additional attraction, ind at 
the same time will leave the estate in keeping with’ its 
meal surroandings. s. 
Electrioſty is installed. throughout in each house for 


lighting, heating and cooking purposes; provision is there- 


fore made for önly one chimney breast іш ech house. 
With regard to r^ arrangements made for beating the 
houses, a coal-firéd grate is placed in the principal living 
room in each house; behind the fireplace is fitted à water 
boiler from which the domestic hot-water supply is taken. 
At the side of the sitting-room fireplace is'a cupboard con- 
taining the water circulating (cylinder, which conveniently 
warms the cupboard. The only other firep'ate in each 
house is fitted in the bedroom immediately above the living 
габоі, this ова “having its flue in the same chimney 
breast ав that of the living room below. If desired, one of 
the portable electric radiators can, however, be used as an 
alte’ stive in either or both of these rooms. The remainder 
of the rooms are heated entirely by electricity, each room 
being provided with a ventilator, but no fireplace ; by this 
means considéribly increased space is obtained in the rooms. 

One of the smaller D2” type houses has been furnished 
for the company by Messrs. Dickson & Bensons, of Middles- 
ponga an the various housing authorities in the district 
have been invited to inspect it. Each house is fitted complete 
with an electric cooker, electric wash boiler, and electric 
firer, and provision is made for the tenants to obtain, 


Feet Rev 


Fig. 3.—ScULLBBY, SHOWING JACKSON ELECTRIC COOKER. 


on favourable terms, additional domestic electrical apparatus 
which they may care to use. A brief description of the house 
is as follows: — The living room, which is on the ground 
floor, is the largest room in the house, and contains the 
fireplace and water boiler as described above. In addition 
there is a wall socket for electric heating purposes, fixed in 
such a position as to be most convenient for supplying an 
electric iron or other domestic apparatus. The room is 
semi-directly lighted by a bowl fitting of plain but neat 
appearauce. 

In the scullery, behind the sitting room, is fitted a large 
sink with hot and cold water laid on, and the electric cooker 
is installed as shown in fig. 3. It is of the Jackson No. 21 
type, and has an oven measuring 20 in. by 13 in. by 
15:5 in.; it is loaded to 2 Kw., and controlled by a three- 
heat switch. In addition, the cooker is fitted with a 
rectangular hot plate logded to 1*4 KW., and a self-contained 
boiling pan of 6 “pints capacity with a draw-off tap. Over 
the pan, as shown in бр. 3, are mounted two steamers for 
cooking "vegetables; &o. Between the hob table and the 
oven is a grill and hot cupboard.. _·. . 

Adjoining the scuilery is the bathroom, also with hot 
and cold water laid on, containing the electrically-heated 
clothes, boiler shown in. fig. 2. Its capacity is 10 gallons, 


and. it is loaded to 4 xw.. The domestic hot-water supply . 


is laid on direct to the boiler from a tap, which is shown 
in the illustration, immediately above the wash boiler. . It 
is only necessary, therefore, to raise the temperature of the 


water, say, 50° or 60° by electricity to attain boiling point. 
The wash boiler is controlled by ‘a three-heat ‘switch, во 
that the water can be kept at -boiling point with a small 
consumption of electricity. : 

There are three light, airy, bedrooms in the house, and 
each is provided with: e Jackson portable electric radiator : 
of peat appearance, loaded to a capacity of 1, 1'5, or. 
2 KW, according to the size of the room.; each radiator is 


controlled by two switches. | mM | 

As regards. the service arrangements, electricity ` is 
supplied at 250 volts, 40 cyclés, single-phase, and a 
three-wire seryice is laid to each pair of houses; each house 
is connected ‘across one phase and neutral, the distri- 
bution being on the three-phase, four-core, system. The 
estimated consumption of electricity per annum ів :—For | 
class O” houses, 8,780 unite; and for classes B' and 
* D," 3,480 unite. | | 

A demonstration was recently carried out with the 
actual type of electric cooker to be used at Billingham 
before the members of а local housing committee, and the 
interesting results are set out below. The following items, 
sufficient to provide a meal for віх persons, were cooked :— 
A sirloin of beef, weighing 3 Ib. 12 oz. ; potatoes, weighing 
0°25 stone; two cauliflowers; a Yorkshire pudding; and 
a rhubarb pie. The heating of the oven to cook the meat 
was done as follows :— 2 ы | 


Heat. ^ Time. Consumption. 
Full ... 15 minutes 0`5 unit. 
Medium .. 30 T 06 " 
Low... .. 70 „ 0583 „ 

Totals ! hr. 56 mins. 1'683 units. 


And for cooking the pudding and the pie as under :— 


eat. Time. Consumption, | 
Fall ... .. 15 minutes 06 unit. 
. Medium we 26 » 0°42 ” 
Lor. 20 „ 017 „ 
Totale 1 hr. 0 min. 1°09 unita. . 


In the above test the cauliflowers were boiled in the 
boiler and the potatoes were steamed over it; five pints of 
water were boiled from cold and the vegetables cooked in one 
hour with a consumption of 0°6 Kw., making a grand total 
of 3:27 units for the whole meal for six persons. An item 
of particular interest was that the shrinkage of the meat 
amonnted to only 11:7 per cent., which for frozen meat is 
a result that could be obtained with no other method of 
cooking. = ie ue V uet ue ana M eor эй р.у 

"he Newcagtle-upon- Tyne, Electric Supply Co., Ltd., will 
be-pleased to supply further ‘information with regard to.the 
houses described above upon.application.. _ = 4 
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Canada’s External Trade. Figures regarding the trade 


1914. 1919. 1920. 


Total exports .. 4555, 437,224 1, 288,765,285 1, 86,658,709 


„ imports 618,457,144 916, 429,335 1,064,516, 160 
Excess of imports over [n "E "wn 
exports | .. , .. 168,019,920 —— . —t: 
Excess of exports over к^ | КОШЕ; 
import. — 352,835,950 222,142,540 
E ported to: "m ; — . 
United Kingdom . 215,253,969 540,750,977 489,151,806 
British Empire . 99,888,548 64,408,812 172,635,853 
France ' -'.« . 3, 632,444 96,103,142 61,106,988 
Germany id . .. 4,044,019 .—- . 610,028 
Japan. . - 1,587,467 19,945,439 7,792,514 


United States . 168,372,825 


— —— 


454,878,170 464,029,014 


Tmported from — 


United , Kingdom .. 133,070,362 „ 73,035,118 | 125,989,330 

Britisli, Empire , ... 22,456,440 50,636,422 47,985,679 

France — ".. 14.276.535 3.632, 900 10,609,195 

Germany... ^^. -14,586,223 . 75 44, 

Japan... iss .. 2,604,216- — :18,618,122- 13,635,771 

United States 395,665,828 746,920,654 801,605,444 | 
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OUTDOOR £.H.P. TRANSFORMERS. 


By D. MACBEAN. 


Ix a recent issue of the ELECTRICAL Review, and in 
connection with a paper on Mains Distribution,” 
mention was made during the discussion of а daring 
type of sub-station in which the transformers were 
placed out-of-doors, and merely protected by an ample 
roof. It may be of interest to give details of an instal- 
lation of this kind laid down in January, 1916, which, 
up to the present time, has given every satisfaction. 
With a view to meeting somewhat unusual conditions 
it was decided to install an additional 3-phase turbo- 


i Кто. 1.—OUT-DOOR Е.Н.Р. TRANSFORMERS. 


alternator for which a generating pressure of 2,500 volts 
was chosen. To permit of parallel running with exist- 
ing sets it was necessary to step-up this pressure to 
11,000 volts, and after consideration, three single- 
phase, 710-x.va., oil-cooled transformers were installed. 

While waiting for the plant the question of suitable 
housing arose, and although from the point of view of 
connections and switchgear, it would have been advan- 
tageous to have the transformers inside the power house, 
it was considered better on grounds of safety to install 
them out-of-doors in а separate building, all controlling 
gear, however, being kept indoors. 

It was desirable to keep all connections as short as 
possible, so the choice fell on a plot of ground imme- 
diately outside the power house and in line with the 
turbo set. The only apparent disadvantage of the site 
lay in its proximity to а Harrison cooling pond (thespray 
from which may be seen in the first illustration), which 
with certain directions of wind sent over water in sheets. 

For this reason it was at first felt that nothing short 
of а substantial brick building, with a thoroughly water- 
tight roof, would do. When considering the size of this 
building, the deciding factor was the method of ventila- 
tion to be adopted; it was considered that artificial 
ventilation alone could not be counted on with safety 
to get rid of the heat losses, which at full load amounted 
te roughly 30 xw. Natural ventilation with the usual 
bottom gratings and the little-met-with. but highly ser- 
viceable, draught-inducing chimney pointed to a build- 
ing of some 2,000 cu. ft. capacity. It appeared, how- 
ever, on account of the proximity of the cooling pond, 
that the ingress of excessive moisture could not possibly 
be avoided with any type of building which would 
guarantee the necessary change of air, and as a building 
was costly, even in those days, it was felt expedient to 
see how far it might be dispensed with altogether, and 
&n open-air installation adopted. 


It was appreciated that there would be little diffculty 
in making special water-tight glands where the cables 
entered the transformers, or bringing down the 40-in. 
diameter top-cover joint sufficiently tightly to prevent 
access of moisture, so the manufacturers were asked 
whether the transformer cases would stand the 7- to 
8-Ib. pressure consequent on heating from internal and 
external sources. They, however, declined to assume any 
responsibility in this direction, stipulating that their 
transformer cases must run at atmospheric pressure. 

The idea of a reservoir, large enough to keep the 
resulting air pressure within small limits, was con- 
sidered and discarded ; working along these lines, how- 
ever, the gasometer principle was ultimately adopted. 
The chamber was made up in cylindrical fashion out of 
1/16-in. sheet zinc, both top and 
bottom sections having annular 
partitions as shown in fig. 2, for the 
purpose of oil sealing. The movable 
portion was counterbalanced by a 
weight, which was supported by 
means of a very flexible steel wire 
running over light wheels mounted 
on ball bearings. 

The air spaces above the oil level 
in the transformers were coupled up 
to a common header leading to the 
bottom of the gasometer by means 
of 3-іп. piping, and considerable 
attention was paid to the pipe 
joints; tee pieces and plugs, to allow 
access for rodding or cleaning, were 
provided, although so far no trouble 
has been encountered in this direc- 
tion. The size of the gasometer was 
arrived at by means of the well- 
known P.V. law. The actual capa- 
city is 14 cu. ft., which gives a mar- 
gin of roughly 25 per cent. on full 
load on the hottest summer day. 
The appended sectional sketch, fig. 
2, shows the construction of the 
gasometer, which is perfectly automatic in its action. 

The transformers were dried out in situ. The dielec- 
trie strength of the oil was noted, and has shown no 
diminution ; the insulation resistance also remains at its 


Ес. 9.—TRANSFORMER GASOMETER. 


original high figure. The ventilation of the transformers 
being perfect, they run at a very low temperature, and 
the deterioration of the oil is much less rapid than that 
observed in other transformers in enclosed sub-stations. 

Fig. 1 shows the general arrangement, sealing cham- 
ber, glands, &c., provision being made for the removal 
of the centre transformer if necessary by fixing the 
upright carrying the E.H.P. pot-end, in sockets from 
which it can easily be withdrawn. 
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EXTENSION OF UNEMPLOYMENT 
INSURANCE. 


By JOS. J. H. STANSFIELD, F. O. I. S. 


Тнк Unemployment Insurance Act, 1920, which comes 
into operation on November 8th, 1920, amends the exist- 
ing scheme and extends compulsory insurance against 
unemployment to substantially all persons in respect of 
whom Health Insurance contributions are payable other 
than outworkers, persons employed in agriculture, and 
private domestic servants. 

Many will no doubt remember the difficulties caused by 
the first Act which dealt with unemployment insurance 
in consequence of that Act scheduling certain trades and 
work carried on under certain conditions. In effect, 
many workers were insurable or not insurable according 
to whether the work they were engaged on was charge- 
able to capital or revenue, and in previous issues of the 
ELECTRICAL Review there were recorded a large number 
of decisions made by the umpire whose duty it was to 
ccnsider the intricate points which often arose. | 

The new Act makes а clean cut, and with certain 


exceptions, all employed persons (male or female) of 16 
years of age and upwards, including persons over 70, 


unless they are in receipt of an old age pension, must 
obtain unemployment books issued by the Ministry of 
Labour, and every employer must obtain an unemploy- 
ment book from every such person in his employ on 
November 8th, 1920, and from every such person whom 
he may afterwards employ. | 

If not already obtained, an application should be 
made without delay to an Employment Exchange or 
branch employment office of the Ministry of. Labour, as 
on and after the date above named all insurable persons 
who are employed without having or at once obtaining 
unemployment books, and the emplovers of such persons, 
will be liable to penalties. 

Ав in the case of Health Insurance, there are certain 
excepted employments, and these include employment 
under a local authority, in the service of any railway 
company or public utility undertaking for the supply 
of gas, water, electricity, or hydraulic power, or of а 
canal, dock, or tramway undertaking, and any employ- 
ment in which the employed persons are entitled to 
rights in a statutory superannuation fund where the 
Minister of Labour certifies that the employed person 
is not subject to dismissal except for misconduct or 
neglect of or unfitness to perform his duties, and that 
the terms of the engagement make insurance against 
unemployment unnecessary. Forms of application for 
the necessary certificates required under this provision 
can be obtained from the Ministry of Labour, Employ- 
ment Department, at Queen Anne's Chambers, London, 
S.W. 1, and if there is any doubt whether contributions 
are payable in respect of any employé the employer 
should obtain a definite decision from the Minister of 
Labour, for which forms of application (U.I.A.1) are 
or shortly will be available. It should be stated that 
the decision of the Minister of Labour is not necessarily 
final, as an'appeal may be made to the High Court by 
any aggrieved person. 

The employer will be responsible for the custody of 
the unemployment book as long as the employed person 
remains in his service, and for affixing stamps thereto, 
but must allow the employé reasonable opportunities of 
inspection. | 


Special arrangements may be made for stamping the 


books of persons regularly employed at intervals of 14 
weeks or such shorter intervals as may be agreed, or for 
stamping the books in the week after payment of wages, 
and any employer wishing to make such an arrangement 


should apply for the appropriate form (U.I.A.170 or 


U.I.A.78) to the Employment Department of the Minister 
of Labour at the before-mentioned address. 
Special unemplovment insurance stamps will be on 


sale at all Post Offices, no other stamps being usable. 


These stamps may be obtained in rolls for use in the 


hand stamping machines which are rapidly coming into 
favour where there are many employés. | 

The contributions payable from November 8th аге 
higher than those previously payable, and stocks of 
stamps of the old values remaining on hand may for 
& strictly limited period be exchanged pro rata at any 
Post Office for stamps of the new values. 

As it is desirable that the provisions of the new Act 
should be known as soon аз possible, employers are 
invited to exhibit posters or to distribute leaflets to their 
employés, which may be obtained free of charge from 
any Employment Exchange or branch employment office 
of the Ministry of Labour. 

It is the duty of the employé to obtain the unemploy- 
ment book, and a considerable amount of extra work 
will be thrown upon the Unemployment Exchanges. То 
avoid this as far as possible the exchanges are open to 
make arrangements with employers to obtain from the 
employé the form of application necessary, and so avoid 
a personal application to the exchange. This is a con- 
venience which will be appreciated by the employés, and 
no doubt many employers will agree to assist the ex- 
changes and so avoid the long queues, which have pre- 
viously gathered together under somewhat similar oir- 
cumstances, particularly as many exchanges are now 
working with depleted staffs. | P 

Unemployment books current for 1920-1921 will be 
available for use after the new Act comes into force, but 
they must, of course, be stamped at the new rates. 


LEGAL. 


PLYMOUTH CORPORATION FINED. 


On October 13th, the Town Clerk of Plymouth appeared 
before the Plymouth magistrates to answer a charge against 
the Corporation of infringing certain regulations made 
under the Factory and Workshop Act and the Electricity ' 
Code. Mr. Joseph Owners, Inspector of Factories, pro- 
secuted, and Mr. G. Scott-Ram, Chief Electrical Inspector 
of Factories, also gave evidence. 

The charge arose from the circumstances under which 
Richard Prout, an employé at the electricity works, sus- 
tained injuries due to an electric shock. Mr. OWNERS 
stated that Prout was cleaning the apparatus in high-tension 
cubicles at the power station, one of which was fixed at 
some height above the ground. He put on gloves and 
mounted a chair to reach the gear, and while cleaning some 
insulators with a duster, his unprotected upper arm came 
into contact with some busbars carrying alternating cur- 
rent at 2,000 volts pressure. Both his arms were severely 
injured, and Prout had been unable to work since the occur- 
rence. The Corporation had not provided the necessary 
equipment to isolate parts of the apparatus while being 
cleaned, and had also failed to employ the only alternative, 
i.e., to close down the whole of the plant. Under examina- 
tion Prout said he had never been provided with a stick 
to reach the higher apparatus, although he sometimes used 
one of his own, but he considered that the cleaning could 
not be carried out properly by this means. Mr. Scorr-RAM 
said that at Coventry, where the plant was six times the 
size of that at Plvmouth, the station was shut down for half 
an hour or so for cleaning. Не thought that even if a 
stick were used a serious accident was possible. The use 
of a chair to reach the parts in question was also highly 
dangerous, as the chair: might easily slip. Mr. E. С. 
OKELL, the Plymouth electrical engineer, said that if the 
standing instructions regarding cleaning had heen carried 
out the accident would not have occurred. The present 
precautions had been sufficient to prevent accidents for 
the 20 years during which the plant had been in operation. 
Extensions were now in progress, which would enable the 
safety regulations to be complied with implicitly. Several 
witnesses who had cleaned the switchgear on previous occa- 
sions testified to having carried it out without mishap. 

‘The Chairman said that the Bench considered. that a 
technical offence had been committed, but the man, had 
also failed to obey standing instructions. The Corporation 
was fined £5. | | | 


Coar-cUTTING MACHINE FATALITY - = 


ty consequence of a fatal accident st Baton Colliery. Shotts, 
in March last, when a miner died from injuries inflicted by 
an electrically-driven coal-cutting machine, the Crown pro- 
secuted Edward Somerville, the manager, John Elder, the 
electrician, and John Murray, colliery oversman. Proof in 
the case was led at Hamilton recently, and Sheriff Shennan 
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has now issued his judgment. He convicts all three respon- 
dents of failure to discharge fully their respective duties in 
connection with the installation and protection of the machine 
so as to prevent danger. The manager and electrician are 
fined $3 each, and the oversman £2. =~ © 


>> 75. Loc BRBACA of THE Factory ACT. ` | | 
AT Halifax, last week, Mr. Joseph Henry Gath, of the Elec- 
trical Engineering Oo., Horton Street, was fined £1 for failing 
to notify the District: Inspector of Factories of an accident 
that occurred at the factory in July, and he was also fined 
58. for failing to exhibit a prescribed abstract of the Factory 
Act on the premises. He had also to pay 5s. costs in each 
instance. EL Коб рыр" Саш ^ Сс. M 

Mr. Н. W. Younaen, the Factory Inspector, said that on 
July 12th a workman injured his thumb in some machinery, 
and was absent three weeks.. He (the inspector) did not hear 
of tlie accident until three weeks later, in the course of a 
routine visit to the factory. Even then the firm was given 
оргонун rectify ihe matter, but took no notice of the 
offer. NT AP „„ 

Defendant, pleading guilty to a technical offence, said the 
accident was of such a trivial nature that it was not considered 
necessary to report it. The failure to exhibit the Factory Act 
was an oversight, and had since been made right. 


А t 
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^ MARCONI'S. WIRELESS TELEGRAPH Co: U. HAMILTON. 

IN the Chancery Division on October 20th, Mr. Justice Law- 
rence had before him this case, in which the plaintiffs sought 
an injunction restraining Mr. J. W. Hamilton from publishin 
any of the pleadings or documents in an action commen 
by him оп June, 4th, 1919, in the King's Bench Division, or 
any of the documents or correspondence relating to the 
matters in question; and. also from publishing an agreement 
dated May 3rd, 1920, made between Ње defendant, the 
plaintiff company, and Mr. Godfrey Charles Isaacs. 

After the case was opened and preliminary arguments by 
counsel had been heard, the parties came to terms. Mr. 
Godfrey Isaacs and the company unreservedly withdrew all 
charges against Mr. Hamilton, who gave a perpetual under- 
taking not to publish, either directly or indirectly, any of the 
documents referred to. Each party would pay its own costs. 

„CAM FOR SUPPLY OF ELECTRICITY. : ~ 
Mr. JUSTICE ROCHE, in the King's Bench Division, on October 
Ast, heard an action in which the Bournemouth and Poole 
Electricity Supply Co., Ltd., claimed from Messrs. Hiel, 
Richards & Co. £297 108. 8d. for electricity supply. 

Mr. R. GOÐDARD, for the plaintiffs, said the defence, as he 
understood it, was first, that they had not been paid the 
amount due by another company. which succeeded them in the 
business at I ooie, and that the plaintiffs had accepted the suc- 
cessors of the defendants; the Gardner Shipbuilding Co., as 
consumers in place of defendants. Messrs. Hiel, Richards and 
Co. were doing concrete shipbuilding at Poole harbour, and by 
agreement dated February 26th, 1918, they agreed to take a 
supply of electricity from the plaintiff company. The defence 
which was set.up now was not set up until they were pressing 
Hiel, Richards & Co. The date on which thé company com- 
menced to take the supply and from which their agreement 
ran was April 16th; 1918, and it went on till December, 1919. 
It was common knowledge in Poole that Hiel, Richards & Co. 
might be disposing of the business to the Gardner Co., but no 
application was made by any one down to December, 1919. that 
the Gardner Co. should be substituted for defendants as 
consumers. The defendants sent a cheque for £27 19s. to 
cover what was due to the end of July, 1919, and with regard 
to the period ending September 29th, for which £190 14s. was 
due, the defendants wrote that they had made arrangements 


with the Gardner Co., and had forwarded -a cheque to them 


to cover the amount due from them. Pr 

In reply to а letter from plaintiffs inquiring if defendants 
regarded their agreement with them as terminated, the de- 
fendants wrote: ''We think it best that all accounts in 
future for the supply of electricity. should be rendered to the 
Gardner Shipbuilding Co., as we are making arrangements 
with them.“ Upon receipt of that letter the plaintiffs sent 
forms to the Gardner Co. inquiring whether they wished to 
become consumers instead of defendants. -Those forms were 
sent in December, and were not received back from the 
Gardner Со. until the middle of February. Meanwhile they 
sent in an account to Hiel, Richards & Co. for the December 
quarter, and on .February 6th thev got a letter from the 
Gardner Co. stating: .'* We.enclose herewith our cheque for 
£162. 105. 3d.. and one from Hiel. Richards & Co. for 
£83 178. 7d., making a total of £951 7s. 10s., the amount of 
your account to December.21st, 1919. At that time the 
plaintiffs had not a consumer's account with the Gardner 
Co., and those two cheques were credited in their ledger to 
Hiel, Richards & Co. : 

Mr. JOHNSON, for. defendants.: said the -situation was that 
thev were clearing up at the time and accupied only a very 
small part of the premises үт а few weeks. He contended 
that thé letters of the defendants amounted to a notice to dis- 
continue the supply to them, and the account had been paid 
down to December Rnd.. ар Мо 
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His Lonpsur?, in giving judgment, said the amount claimed 
was in respect of the quarter ending March th, 1020, and 
was regulated by the agreement entered into by the plaintiff 
company with the defendant company. He had no doubt that 
notice was not given or accepted terminating that agreement. 

шеш was entered for plaintiffs for the amount claimed 
with costs. : 5 


.. FoULsEN'S PATENT; APPLICATION FOR EXTENSION. | 
À PATENT granted to Valdemar Poulsen (No. 15,599 of 1903) 
was the subject of an application to Mr. Justice Sargant in 
the Chancery Division on Wednesday (19th). The applicants 
were Mr., Christopher Hage, of 143, Stockholmsgade, Copen- 
hagen, the British and Overseas Engineering Syndicate, Ltd., 
4, Old .Burlington Street, and the Poulsen Wireless Telegraph 
Co., Ltd., Marconi House, Strand. КЕ 

г. TREVOR WaTSON, for the applicants, said this was an 
upplication under section 7 of the Patents Act, 1919, for an 
extension of Poulsen's letters patent. 'The rules of Court pro- 
vided for the fixing of an appointed day, and the Master 
in Chambers on Sept. 2nd fixed the 19th inst. as the appointed 
day. In the meantime a notice of opposition had been put in 
by Mr. Frank Elwell, and the Board of Trade had also given 
notice of objection. He had now to’ask his lordship to give 
directions for the delivery by: the opponents of particulars of 
their objections to the prolongation of the patent. 

Mr. Courtney TERRELL said he appeared for Mr. Elwell and 
also for the Radio Communication Co., and he would like to 
have some weeks to get out the particulars. He submitted 
this was not a case to be tried on affidavit evidence. It would 
be а long controversial case, and the opponents would pro- 
bably allege that the applicants instead of being damaged had 
profited by the war. | | 

Mr. AUSTEN CARTMELL, for the Board of Trade, said the 
case was an extremely important one, and the Law Officers 
would be briefed to deal with it; consequently he asked 
that some time should be given before the hearing. 

His Lorpsuip decided that the case should not be heard 
before the first day of next sittings, and gave the opponents 


Li 


six weeks to prepare the particulars of objections. 
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MISSING САВІК. 


А MAN named J. J. Barratt, in the service of the Ministry 
of Munitions Disposal Board, was charged at. Beverley on 
Saturday with stealing about 75 yards of electric cable, value 
£56, from the Beverley Aerodrome, and J. V. Bell, electrical 
engineer, of North Bar Street, Beverley, was charged with 
receiving the same, knowing it to have been stolen. The 
prisoners were remanded, and were allowed bail each in £50 
and one surety each in £50.—Leeds Mercury. 


Automatic Sub-Stations,— Stations that are substantially 
automatic in action have been alluded to in our. columns from 
time to time, but the Electrical World, of August 28th last, de- 
scribes what seems to be quite the nearest approach to a 
reasoning mechanism that has yet been devised. The mechan- 
ism in point is that of several automatic -industrial sub- 
stations for the big plant of the Packard Motor Ce. at Detroit. 
The plant had quite outgrown the economic range of its own 
D.C. system, so that the situation was met by taking three-phase 
energy at 4,600 volts from the central station and setting up 
at strategic points along the р.о. bus system automatic motor- 
generator sub-stations, each of 1,500 Kw. capacity. The sen- 
sational feature of the installation is not, however, in the 
unusual size of the automatic units, but in the application of 
automatic working to synchronous motor drive, obviously of 

eat importance in а case like this. The sub-station starts, 
if the D.c. bus voltage is abnormally low for five seconds, by 
energising the motor through an auto-transformer, bringing 
it up to synchronism. and then transferring it to ‘the running 
connection. Then the Dio. generator, having been brought 
close to the bus voltage, is thrown in and the voltage is adjusted 
to 250, where it is held up to 125 per cent. of full load, above 
which point the voltage is automatically lowered until the 
load is at that limit: Below this point the control is shifted 
to voltage regulation for 250 volts unless the load drops below 
15 per cent. for a predetermined period, when the motor- 
generator automatically retires from service until again 
needed. Besides all this there are the usual relays against 
overload or reverse current on either side, plus protection 
against overheating of the machines,.er their bearings, and 
overspeed. One must read in detail the various items of this 
extraordinary system of automatism fully to appreciate it, 
but its most remarkable feature is the, bringing .of the big 
motor into synchronism and full action.” This is accomplished 
by taking advantage in a highly ingenious fashion of fhe 
sudden drop of the alternating starting current as the motor 
falls into synchronism and the simultaneous building up of 
the exciting current derived from the p.c. machine. The 
co-operative character of these changes is fully shown in the 
original article. The situation calling for such an elaboration 
of automatic devices is a rather exceptional one, but it has 
hean met by a most remarkable display of resourcefulnesa, 
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NEW ELECTRICAL DEvicES, FITTINGS AND PLANT. 


s Кы NC й | ` ; е { L qe a . е ~ x g ` * : г » ERI Cv 45% TE 
Readera are incited to submit particulars of new. or improved devices and apparatus, which’ will be published " dd | 


if considered of sufficient interest. ; К 


Ап Automobile Heat Gauge. . 


Although not directly eléctrical and designed chiefly for use 
with automobile engines, the Boyce Moto Meter can be 
used as an indicator of the thermal condition of transformers. 
The instrument is made in various types, but consists generally 


e 


of & glass tube containing. &. red. liquid which when affected 
by excessive heating of the engine or transformer, rises to 2 
warning point indicating dangerous heat. Messrs. DRAEE 
AND GORHAM WHOLESALE, Ian., 67, Long. Acre, W.C. 2, are 
suppliers of this device. | 

A Rotary Voltammeter. 


Among the many measuring instruments manufactured at 
the Hoyt ELECTRICAL INSTRUMENT WORKS, Penacook (N.H.), 
is the D.C. voltammeter illustrated in fig. 2. This is a portable 
instrument measuring only 44 in. X З in. X 2 in., and com- 
bines many novel features not found in any other type. It 
consists of a commutator, which is stationary, mounted in a 
suitable receptacle having provision for a number of shunts 
and resistances, connections with which are made through the 
several segments of the commutator. А small ‘millivoltmeter 
is centrally pivoted to the commutator in such a way that 
the meter terminal makes connection with successive segments 
as the meter is rotated. A fixed index finger on the side of 
this meter shows the position of the terminal, and the case is 
marked with various figures showing the position af the com- 


mutator segments. There are six terminals, which. give the 
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following ranges: 0-80: amperes; 0:90 volts; 0-3 amperes; 0-3 
volta and 0-90 millivolts.. In.the conventional type of volt- 
ammeter where the same moving system is utilised for current 
and voltage measurements, it is necessary to have two distinct 
windings. on the moving coil and two separate connections or 
a switch in the moving system circuit to break the ammeter 
circuit when it is desired to measure voltage. İn the Hoyt 
` rotary meter, however, there is but one winding and one pair 
of conductors from the moving system to the contact ter- 
` minals, and these consist of two coll springs, which serve the 
double purpose of carrying the current to the coil and furnish- 
. ing the controlling force of thé movable member. All other 
coils and: shunts are contained in the commutator receptaele 
each with its own circuit from the binding post to the. com 
mutator. The eole agent for this instrument in the United 
1851.5 is Мв. SipNEY G. JONES, Audrey House, Ely Place, 
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of electric radiators. 


Multi-way Pedestal Heaters.  — 

Among the many new designs in еч . heating 
apparatus being placed on the market by GENERAL ELEC- 
TRIC Co., Lrp., 67, Queen Victoria Street, E.C. 4, is a range 
of pedestal heaters consisting of two, three or four separate 
bowl fires. This idea remedies what occasionally may be 


yee, 


Fic. 3.— TRE Macner” Four-Way PEDESTAL HEATER. 


thought a disadvantage of the electric radiator, i.e., that, its 
heat is concentrated in one direction only. Each '' fire " is 


arranged 80 that it may be inclined in any direction giving а 


general distribution of heat. If desired one or more patts of 
the device can be employed for purposes other than warming 
a room. Ав fig. 3 demonstrates, in the four-way heater two 
fires may be used as toaster and boiling or warming plate 
respectively, while the other two perform the ordinary duties 
} | Each uhit is provided with a separate 
switch giving independent control. When it is desired 'to 
comply with I.E.E. rules ór fire insürancé conditions that the 
element shall be connectéd directly to the service terminals, 
one of the switches can be bridged by a piece of wire. A 
feature of these pedestal heaters is the easily: replaceable 
element. This consists of a fireclay’ base round which the 
heating coil is wound. The coil is anchored to the basé, héat 
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FIG. 4.—" MaGNeT ” HEATING -ELEMENT: | 
insulated and connected to plug-pin. contacte вв showa ‘in 
fig. 4, Esch element hes а consumption of 600 warts, aud 
tlie coils are wound for voltages ranging from 100 to 250. 
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BUSINESS NOTES. 


ptcy Proceedings.—-J. SKINNER (Foster, Skinner 
and Oo.), electrical fittings dealer. 40, Mulgrave Street, and 
6, South Castle Street, Liverpool.—Adjudication order made 
October 16th. | 7 
The publio examination was held on October 26th, before Mr. 
Mellor, at the London Bankruptcy Court, of BERNARD 
PORDES, lately carrying on business as the United Electrical 
Manufacturers Oo., at 18-22, Christopher Street, E.C. The debtor 
was brought to the Court last April on a creditor's petition, and 
had filed acoounts showing total liabilities £7,230 Ба. 10d. (un- 
secured £6,325 9a. 7d.), and assets £160 absorbed in the preferential 
claims. Replying to Mr. Warren, Official Receiver, the debtor said 
he was an Austrian Pole, and came to this country in 1897 from 
Paris; he brought with him about £1,000 in cash and goods, ani 
commenced the business of a bicycle accessories factor in Melton 
Street, E.C., removing in 1906 to South Street, Finsbury, where he 
traded in mechanical and other novelties. In Мау, 1912, witness 
entered into partnership with another person, and they commenced 
as manufacturers of electrical novelties, under the style of the United 
Electrical Manufacturers Co.; the business was successful, bnt on 
the outbreak of the European war, the partnership was auto- 
matically dissolved, his partner being a German. Witness took 
over the business and paid to the Publico Trustee a sum of about 
£1,800 on acoount of his partner's interest. The payment of that 
money crippled him, but notwithstanding this, as the business was 
inoreasing, he removed from Moor Lane to larger premises at 
18-32, Christopher Street, and continued to trade, obtaining 
advances from his bankers, to whom £495 was now due. In 1915 
an action to recover damages for wrongful dismissal was success- 
fally brought againet him by one of his employés, and resulted in 
a loss to him of nearly £2,000; this further increased his 
difficulties, but with the hope of ultimately recovering his 
position, he  oontinued to "carry on." А considerable 
portion of the business consisted in the manufacture of 
. electrical pocket-lamp batteries, and in 1918, a large 
stock of them, numbering 120,000 &nd amounting in value to 
between £10,000 and £12,000, was returned to him by his 
customers as being defective, owing to the inferiorquality of the 
chemicals supplied by certain of his creditors and used by him in 
the manufacture of the batteries. His loss on those goods was at 
least £8,000. In July, 1919, with the object of raising further 
capital, witness formed а limited liability company, under the 
style of " The Unelma Oo., Ltd.," with a nominal capital of £9,000, 
which acquired his business as a going concern for £3,000 in 
shares; he was appointéd managing director at a salary of £20 a 
. week, but on the day on which the receiving order was made 
against him, possession of the company's assets was taken by a 
reoeiver appointed at the suit of debenture holders. Witness attri- 
buted his failure to the before-mentioned losses. Mr. Tindale 
Davis, on behalf of Mr. E. H. Hawkins, the trustee, also questioned 
the debtor, who was allowed to pass. 

On Monday last a meeting was held at the London Bankruptcy 
Court of creditors of S. Davis, 128, Victoria Park Road, E.. elec- 
trical engineer, against whom a receiving order was made on 
October 12th, 1920, on the petition of а creditor. The statement of 
affairs showed gross liabilities amounting to £206 15s, of which 
#190 бв. was expected to rank. No assets were disclosed. Debtor 
joined the R.A.F. in August, 1914, and was demobilised in January, 
1919, with a gratuity of £12, with which sum he commenced busi- 
ness on his own aooount as an electrical engineer. The business 
was quite successful until April, 1919, when he met with an 
accident, and had to close the business for about 15 weeks, during 
which time he estimated his loss at £70. He re-opened the 
business in July, 1919, with liabilities amounting to £30. In 
January, 1920, his creditors commenced to press him, and in June, 
1920, he ceased to carry on business; since then no further debts 
had been incurred beyond those returned in his statement of affairs. 
He attributed his present position to the accident referred to above 
and under-estimating on contracts. The eatimates were given by 
him thinking that he would be able to execute the work himself, 
bot owing to slow recovery after his aocident he had to employ 
men, and lost on the contracts. The estate, being a summary one, 
was left in the hands of theOfficial Receiver. 


Dissolation of Partnership. — WALKER & TAYLOR, 
automobile, electrical, and mechanical engineers, Dock Street, 
Middlesbrough.—Mr. A. Н. Walker and Mr. J. F. Taylor have 
dissolved partnership. Mr. J. F. Taylor will attend to debts and 
continue the business. 


Catalogues and Lists.— THE Hamwortuy ENGINEERING 
Co., LTD., 76, Victoria Street, 8.W. 1.—Catalogue Section A (20 pp.), 
an illustrated and priced list of oil engines, portable, semi-portable 
and stationary. The list includes small lighting seta with outputs 
ranging from 1 to 7 Kw. 

TURNER Bros. ASBESTOS Co., LTD., 120, Fenchurch Street, 
Е.О. 3.—A leaflet illustrating and describing compressed asbestos 
grommets for packing tube ends of surface condensers, &с, 

THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C., 4.—Booklet No. H 2376. An illustrated and priced catalogue 
of Magnet " electric fires of many types, hot-water radiators and 
electrically-heated towel rails, Also Leaflet H 2,375 dealing with 
" Magnet" multi-way pedestal heaters. Priced and illustrated. 

Messrs. О, J. FERGUSON & Sons, 54, Chiswell Street, E C. 1.— 
Stock sheets of D.C. dynamos and motors and А.С. motors and 
motor-generators, . 


X-Rays, LTD. 11, Torrington Place, Gower Street, W.C. 1.—4 
circular-letter enclosing а list of Wellington” X-ray plates and 
Eastman's card cassettes and films. Sectional Catalogue No. 3 
(132 pp.). A revised price list of electro-medical appliances of all 
types. Fully illustrated. | 

Messrs, FALK, STADELMANN & Co., LTD., 83, 85 & 87, Farringdon 
Road, Е.С. 1.—Oatalogue No. 452, " Electric Bells and Accessories,” 
including batteries, indicators, speaking tubes, burglar alarms, 
bell-pushes, and contacts, &c. Fully priced and copiously 
illustrated. 

Messrs. Hiaas BROS., Sand Риз,  Birmingham.—" Monthly 
Magazine," Vol. 2, No. 8, November lst. Stock list of D.C. motors 
and dynamos and А.С. motors, also notes on fuses and the usual 
humorous features. А 

STURTEVANT ENGINEERING Co., LTD. 147, Queen Victoria 
Street, E.C. 4.—Leaflet No. 1,212, desoribing comparative tests of 
the Sturtevant turbine cleaner and other vacuum cleaners. Illus- 
trated. 

Messrs, S. LESSER & Sons, LTD., 23-27, Houndeditch, E. 1.—A 
catalogue (six pages), illustrating a number of electrioally-fitted 
and other artistic statuettes manufactured by the Parisian firm of 
Jos. Richermoz, for which Messrs. Lesser are sole agents in the 
United Kingdom. | ; 

MARCONIS WIRELESS TELEGRAPH Co., LTD., Marconi House, 
Strand, W.C. 2.—Illustrated pamphlets Nos. L 157 and 158 describing 
Types Y.B. and Y.C. battery-charging plant. ° 

ELECTRICAL UTILITIES, LTD., 1-3, Shelgate Road, S. W. 11.— 
Leaflet X illustrating and describing the Sentinel excess current 
indicator (described in ELECTRICAL REVIEW, July 80th, 1920, 
p.159.) Priced. 

THE EVER-RRADT Co. (GREAT BRITAIN), LTD, Hercules Place, 
Holloway, N.7.—A general catalogue (24 pp) of electrical 
specialities of many kinds, including hand lamps, batteries, bicycle 
lamps, medical coils, &с. 


" Lamiok ” Rings for Car Lamps.— Messrs. “ LAMLOK," 


LI V., of 36, Rustall Avenue, Chiswick, W. 4, inform us that they 


are placing upon the market the well-known Lamlok ring in a 
suitable sizə to fit miniature lampes and holders as used in motor-car 
headlights, decorative signs, &c. 


Trade Announcements. — MESSRS. AUTOMATIC AND 
ELECTRIO FURNAOES, LTD., announce that Meesrs. Gross, Son and 
Robertshaw have been appointed sole selling agents for Wild- Barfield 
electric furnaces in the counties of Northumberland, Durham, 
Cumberland, and Yorkshire. In addition to the Newcastle office 
this firm has opened a branch office at 41, Great George Street. 

where a demonstration furnace is in course of erection. 
Messrs. Macbeth Bros. & Co., Ltd, of Bombay and Caloutta, have 
taken over sole selling rights for India. І 

Mr. E. ABBOTT has opened a department for electrical 
engineering at his works at the Station Garage, Bourne, Lincs. 

Messrs. MASON & BROWN have removed to Volta Works, 36, 
Upper Charles Street, Leicester. Telephone, 4413; telegrams, 
Mason, Brown, Leicester. 

THE WESTMINSTER TOOL AND ELECTRIC Co, of Westool 
Works, Patney Bridge Road, London, S.W.15, has appointed Mr. 
T. Malcolm R. Pinkney, of Sunderland, as ita representative on the 
North-East Coast, for the sale of the Westool portable electric 
tools. Telephone, No. 1614 Sunderland. 


Recelvershlp.—Lx&8TER & Browne (LONDON), LTp.— 
Mr. B. B. McCullum, F.C.A,, of 5, Chancery Lane, W.C., was 
appointed receiver on October 14th, under powers contained in an 
instrument dated September 20th, 1920. 


Canal Improvements.—As a result of a number of 
meetings convened by the Main Transport Committee of the 
Federation of British Industries, a strong representation of the 
opinions of traders is being made before the Canals Committee, 
which has now resumed its sittings. Provided it is made perfectly 
clear that the actual carriage of goods is left entirely to private 
enterprise, the opinion is held that the waterways comprised in 
what is known as the "Cross" should, with the addition of the 
main waterways running east and west and connecting the Humber 
with the Mersey, be acquired by a new authority specially oonsti- 
tuted for the purpose. The necessary capital for improvement 
schemes could not be raised by a private company ; it should be 
provided by the State with contributions from local authorities in 
the areas which would be benefited. Any improvement to the 
canal systems should aim at bringing them up to the 100-ton. 
standard.— Zhe Times Trade Supplement. 


The Export Credit Scheme.—On Monday, in the House of 
Commons, the Board of Trade announced that, in accordance with 
the suggestion of the Federation of British Industries (quoted in 
our last issue), advances under the export oredit scheme would be 
increased from 80 to 100 per cent., subject to recourse against the 
exporter in respect of 20 per cent., as before. Applications for 
advances will be considered on their merits, and wil! not necessarily 
be granted. 


Donble-filament Lamps.— Referring to а notice of 
a lamp with two filaments in our last issue, MESSRS. ELECTRICAL 
AND ENGINEERING DEVELOPMENT, LTD., inform us that they are 
the owners of a British patent application for a similar lamp, 
which they hope to be able to dispose of in due course, 
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South African Trade,—Commenting upon the decision 
ef the Bulawayo Corporation to install an electric lighting 
scheme, the British and South African Export Gasette thinks 
that it marks the beginning of great developments in electrical 
business, and it also states that there is considerable lee-way 
to be made up by importers who last year only succeeded in 
obtaining some 430, 300 worth of electrical goods, as com- 
pared with the £81,900 odd imported in 1913; taken all 
round, the merchant is in the unhappy position of being 
forced to view proposed developments with considerable doubt 
and uncertainty as to the possibility of satisfying the full 
amount of business which should attach to them. This state 
of affairs, however, is only temporary, and Ше increased out- 
put by British factories this year has already been reflected 
in Rhodesia, where during the first five months over 421, 700 
worth of electrical goods were received. Slight as this im- 
provement may be when contrasted with the actual demand, 
it is nevertheless an earnest of the better supply conditions 
which may be anticipated. In any case, the renewal of prac- 
. tical interest on the part of municipalities in the schemes for 
public services which have for so long been in abeyance fore- 
shadows not only important contracts for heavy plant, but a 
widening of the demand for store and house fittings, wire, 
&c.; and equally promising in another direction is the in- 
dustrial activity now increasingly apparent, and also involving 
an extended use of electricity for various purposes. The Salis- 
bury and Bulawayo authorities have given a good lead which 
will be followed by places of less importance, and a very sub- 
stantial advance in Rhodesia's electrical supply trade may, 
therefore, be reasonably anticipated. 


Theft of Lamps.—The alleged theft of а mail bag con- 
teining 850 electric bulbs, value £67, while in transit on the London 
and North-Western Railway between Denton and Manchester, 
formed the subject of an inquiry by the Manchester City Stipendiary, 
last week, when Joseph Taylor (30), lodging in St. John Street, 
Salford, who pleaded not guilty to the charge, was committed for 
trial at the Sessions. 


Wind Power in Sweden.—A company is being formed 
in Sweden, with a minimum capital of 500,000 kr., and а maximum 
of 1,500,000 kr., to work patents by Messrs. A. Boalt & H. Sandberg 
for the utilisation of wind power. The object is to raise low-lying 
water by means of wind motors and pumps $o a high-lying reservoir, 
from ооа water would be conveyed to turbines шее 
dynamos. proposed to erect an experimental installation in 
the first place. This is not а new idea. The consideration which 
is CN fatal to such schemes is the excessive capital cost of the 


Swedish Power Company.—The board of directors of 
Sydsvenska Kraftaktiebolaget (South Swedish Power Oo., Ltd.) has 
decided to increase the share capital of the company to a minimum 
of kr. 10,000,000, with a maximum of kr. 30,000,000.— Reuter: 
Trade Service (Stockholm). 


Catalogues in Spanish.—In the course of а note on 
British trade with Ecuador, the Board of Trade Journal says :— 
„Many of the important British firms still continue to disregard 
the necessity of publishing their catalogues and price lists in the 
Spanish language. This cannot be made too emphatio, especially 
when it is considered that after English, and, perhaps, Russian, по 
modern European language is spoken by so many millions in the 
world as Spanish. The cost of having these catalogues and price 
lists properly translated into the Spanish language and widely 
distributed would be negligible compared with the very probable 
resul LAJ 


Electrical Power Engineers’ Association. — We are 
informed :that on and after November 10th the address of the 
association will be 102, St. George's Square, London, 8.W. 1. Tele- 
phone, Victoria 9424. 


Lead Report.—Mks8Bs. James FORSTER & Co.'s report, 
dated October 23rd, states that the market was ative throughout 
the week, prioes. steadily advancing and olosing at the top. 
Monday's market opened with an rise of 12s. 6d. per 
ton for October, and 7s. 6d. per ton for January, closing buyers for 
October at £35 5e., and sellers at £35 10s. Further advances 
followed, and on Friday closing prices for forward positions were 
£36 November, £35 156. December and January, and £35 12s. 64, 
The total turnover for the week was 5,000 tons. There has been 
considerable buying by consumers of prompt lead, and for October 
shipment, both in London and the country. 

Masesrs, G. CAWSON & Co. say that there seems to be a general 
feeling that if the strike difficulties are settled there may be a 
strong demand for lead, and as supplies are now much reduced and 
held in firm hands, consumers may find some difficulty in covering 
their requirements, The outlook points to а contiuued firm 
market, with very moderate supplies for the next few months. 


Wire Lamps in Switzerland.—1t is stated that the 
Swiss Auer Oo., of Zurich, which is the sole maker of Osram wire 
lamps in Switzerland, has made arrangements with the German 
combination of lamp makers (A.E.G., Siemens-Schuckert & Osram) 
for the extension of the production at Veltheim, near Winterthur, 
by the manufacture also of Wotan and A.E.G. lamps in the future, 
The imports of these lamps from Germany will be limited to special 
types, to make which would not be remuperative in Switzerland for 
the present, and the entire sales business has been entrusted to the 
Osram Co., of Zurich, which was recently constituted. 


The Shipbuilding, Engineering, and Electrical Exhibition. 
—Notwithstanding the present industrial unrest, the latest enter- 
prise of the Glasgow Corporation in the way of exhibitions—that ' 
of the Shipbuilding, Engineering, and Electrical Industries— will 
open in the Kelvin Hall of Industries, on November 8th. It is the 
first exhibition of its kind held in Sootland, and it will be the 
biggest that has taken place. Every inch of available space in the 
huge Kelvin Hall has been let, the exhibits comprising all types of 
material coming within the scope of the exhibition. The various 
stalls have been erected, and workmen are at present busily engaged 
getting the exhibits, some of which are of rather heavy material, 
into position. The exhibition will run for a month. 


А Five-Day Week.—The directors of the Slough 
Trading Co., Ltd. have reduced the weekly working hours for 
their employés at Slough from 44 hours in six days to 40 hours in 
five days, without reducing their weekly earnings, thus dispensing 
with the four hours at present being worked on Saturdays, It is 
the directors' belief that; employés will respond to their appeal for 
an output in the 40-hour week equivalent to that in the past 41- 
hour week.— Daily Telegraph. 


Book Notices.— The Centenary Volume of Charles 
Griffin & Oo., Ltd., Publishers 1820-1920." Рр. 290 and 9 plates. 
London: Oharles Griffin & Co. This volame is a fitting memorial 
of a century's labours, It is a handsomely-bound work typifying 
the excellence of the art of modern publishing. Lord Moulton 
contributes a foreword, in which he points out the importance of 
giving publicity to scientific and technical knowledge through the 
medium of books. Mr. L. Р. Sydney, reader to the firm for many 
years, provides an historical aketch of the firm during its long life, 
and notes on the persoenel past and present. Other writers include 
Sir W. 8. Abell, K.B.E., Prof. T. Hudson Beare, and many other 
eminent men. Tributes are paid to the chairman and managing 
director, Mr. Francis J. Blight, F. R. S. E. E e . 

Scientific Papers of the U.S. Bureau of Standards, No. 388, 
Adjust ment of Parabolic and Linear Curves to Observations taken 
at Equal Intervals of the Independent Variable” (18 pp.); price 
5 cents. No. 890, " Two Common Failures of the Clark Standard 
Cell " (8 pp. and 4 plates); price 5 cents, And No. 393, Measure- 
ments on the Thermal Dilatation of Glass at High Temperatures " 
89 рр.); price 10 cents. Washington: Government Printing 

ce 


Welfare,“ the Journal of the Welfare Workers’ Institute. VoL I. 
No. 10 (14 pp.). The October number of this journal contains 
articles on Industrial Relationship in Japan," by Kimio Hayashi, 
" Welfare Work in Lancashire Cotton Mills,” Ko. TN 

A booklet entitled Our New Home has been issued by Mesers. 
Sir Isaac Pitman & Sons, Ltd., describing the firm's premises at 
39-41, Parker Street, London, W.O.2. The House was started in 
1846, off Paternoster Row, transferred to Amen Corner in 1887 
(when the business was extended to publications other than short- 
hand books), and having purchased the business of Messrs, Ibister 
and Oo. in 1904, more recently that of the well-known firm of 
Messrs. Whittaker & Oo., and that of Messrs. James Selwyn & Co., 
Ltd., has found it imperatively necessary to take much larger 
premises close to Kingsway. The management has broad views 
and an enterprising spirit, and, as will have been seen from announce- 
ments in this column, has already taken a prominent position as a 
publisher of scientific and technical works. 

University of London.—'' University College Calendar, Session 
1920-21.“ Pp.olxxiv + 381. London: Taylor & Francis. 


The German Electrical Industry.—Addressing a meeting 
of the Voigt & Haeffner Co., at Frankfort-on-Main, in connection 
with a resolution to make an issue of 10,000,000 marks in 6 per 
cent. preference shares, Herr Haeffner is reported to have stated 
that some stagnation existed in the electrical industry in general, 
but the company was not much affected by it. Orders continued 
to arrive satisfactorily, and prices had. only alightly receded, as а 
moderate policy in price matters had been followed. 


Zanzibar Harbour Improvement. — According to 
Commerce Reports, work has been commenced upon the extensive 
improvements to Zanzibar Harbour, which is considered the finest 
natural harbour on the East Coast of Africa. The work, which it 
was originally estimated would cost £250,000, includes the 
reclamation of about 20 acres on the Malindi Spit, near the towr. 
A concrete wharf, 1,300 ft. in length, and with a minimum depth 
of 30 ft. at low tide, is to be constructed. It is intended to install 
up-to-date equipment of all kinds, including electric oranes. 
Another project being spoken of is the construction of a narrow- 
gauge electric railway to run the whole length of the island, with 
branch lines at important centres. 


Copper and Lead Prices.— Messrs. F. SMITH & Co. report, 
October 26th :—Electrolytic copper bars, £104, £10 decrease ; ditto 
sheets, no change; ditto, wire rods, £120, £10 decrease; ditto 
H.C. wire, 1s. 34d., 1d. decrease ; silicium bronze wire, 18. 11jd., 
4d. decrease. 

Messrs. JAMES & SHAKESPEARE report, October 27th :—Ооррег 
bars (best selected), sheets and rods, #154, decrease £8; English 
pig lead, £37 10s., 10s. increase on week's quotation. 


Railway Electrification in Java.—The F.B.I. Bulletin 
says :—' We understand that the Technical Adviser of the Java 
State Railways is at present in Europe. This gentleman is 
particularly interested in the question of the electrifloation of 
railways. His address may be obtained by members interested on 
application to the East Indies Section, Overseas Organisation,” 
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The Coal Strike and Electricity Supply Undertakings.— 
BraprorD.—Public street lighting was reduced by 50 per 
cent., although coal stocks were fairly good. The. Wilson- 
Woll Engineering Co., Ltd., closed down on October 20th 
owing to depletion of coal stocks, and Messrs. Cole, Marchent 
and Morley had to cease working on the rd. Other en- 
gineering concerns were compelled to work short time. 

DoNcasTEk.--[he Corporation reduced considerably the sup- 
plies to consumers. Street lighting was curtailed, and it 
was announced that if the dispute was not settled by. October 
96th the tramway services would be stopped. A provisional 
week's notice was given to all employés. 

HaLtFAX.—The Corporation Emergency Committee decided 
to А all Sunday tramway services for the period of the 
strike. я RU 

KEIGHLEY.—The electricity department had very good coal 
Stocks, and no definite restrictions were made. ‘The supply 
was stated to be sufficient for five weeks. | 

MEXBOROUGH.—The local electricity undertaking had at the 
commencement of the strike a fortnight's supply of coal: 

MANCHBSTER.—The engineering industry in Manchester was 
variously affected. Many firms had sutlicient coal on hand 
to carry on for several weeks, while the stocks of others were 
depleted. The Manchester and District Engineering Trades 
Employers’ Association put forward its utmost efforts to pre- 
vent any unnecessary closing down of works. The Corpora- 
tion Electricity Committee found it necessary to call attention 
to the poor response made to its appeal for a reduction in 
consumption of electricity.‘ It was stated that the smaller con- 
gumers were the chief offenders. The large consumers gener- 
ally carried out the practice of stopping their works at different 
periods to regulate the consumption. One of the city power 

‘stations was closed down to effect economy, and this necessi- 
tated reducing the bulk supplies to Salford, Stockport, and 
Middleton. | 

IRELAND.—Coal stocks at the commencement of the strike 

. were small, and additional difficulty was experienced in getting 

regular allocations imported. Public services were main- 
tained although ordinary supplies were reduced. 

BiRMINGHAM.—Steps to economise in the use of electric cur- 

. rent were immediately taken. An Emergency Committee was 
formed with Ald. Sir David Brooks as chairman, and a public 
statement was issued towards the end of last week stating 
that in view. of its low stock of coal. the Corporation was 

unable to maintain the gas and electricity supplies at a point 
above 50 per cent. of the normal load. Manufacturers and 
others were requested so to arrange their working hours that 
no рав or electricity was required after 4 p.m. The suggestion 
was that works should be closed entirely on Saturdays, and 
that a five hours dav should be worked on the remaining five 
days of the week. The Emergency Committee pointed out that 
following the declaration of the coal strike the consumption 
of electricity increased instead of decreased. | uu 

On Saturday, October 23rd, the General Electric Co. an- 
nounced that a slight curtailment of certain services had been 
made, and that if the coal strike continued for more than 
another week considerable curtailments would be inevitable. 

‘LFEDS.—In addition to the compulsory restrictions by Order 
of the Board of Trade, the T.eeds Electricity Committee, on 
Friday, issued an order to the public to discontinue the use 
of electricitv for power purposes on Saturdays, Sundays, and 
Mondays until further notice. except by special written permit 
. of the manager of the electricity department. To enforce this 
order, it was decided that anv person or firm found con- 
travening this or the terms of the Board of Trade order should 
be liable to have the supply entirely cut off. 


_MINE EvecrrictaNs.—The Executive of the Electrical Trades 
Union has passed the following resolution: “That in all 
cases where our members are requested by the Miners’ Fede- 
rations or Associations to cease work, authority be given for 
such members to cease work, otherwise, as our members 
are principally engaged on maintenance, such as pump- 
ing and generally keeping the pit in order, they shall remain 
at work, as we understand resolutions have already been 
passed by the miners themselves that the pits shall be kept 
in order for the resumption of work when the dispute is 
settled.’’—Star. 

|... UNEMPLOYMENT Pay.--The Ministry of Labour, says the Daily 

Mail, stated that if the coal strike continued for anv length 
of time it would be impossible for the employment exchanges 
to cope unaided with the great number of claims to donation 

and benefit that would arise. Emergency arrangements were 
framed to enable payment to be made by all employers of any 
considerable number of workpeople. Г 

‚ EMERGENCY Powers.—On Friday last the Home Secretary 
introduced an ‘‘ Emergency Powers Bill” in the House of 
Commons, to make exceptional provisions for the protection 
of the community in cases of emergency." The Bill is to 
come into operation whenever action is taken calculated to 
interfere with the supply and distribution of food, water, 
light, or other necessaries, or with the means of locomotion, 
and empowers the Government by Order in Council to make 

regulations and provisions for the purpose of maintaining the 
publie services, &c. 

Three modifications were made to the Bill in Parliament 
on Tuesday night, by which Parliament is to be called together 
within five days o^ the issue of the proclamation stating that 
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a state of emergency existe; any regulations made under the 
proglamation shall cease to have validity unless they are.con- 
lrmed,hy Parliament within seven days; and до proclamation 
ig to remain in force for over one month without renewal. 


‘The Government accepted Mr. Hogge' s. amendment to, limit 
the Bill to cases in which the supplies of food, water, fuel, 


and light are menaced, leaving out the, words, and other 
necessities." The debate was adjourned. ., , „ш... 
During the week-end the tension was relieved; the radway- 
men's Executive suspended the proposed sympathetic, strike, 
and а national trade union conference was convened by the 
Parliamentary Trade Union Congress, to meet on Wednesday 
lust. , Conversations between the Government and the labour 
leaders were resumed, and the miners’ Executive met in 
London on Saturday. — ,,.. o oou. i P 
On Friday the Board of Trade announced tbat in order to 
conserve stocks of coal the Coal and Fuel Emergency Order, 
1920, had been issued, providing that coal could only be 
supplied to industrial concerns on. Ше issue of a permit by 
the local authority. Coke and similar fuels rank as coal. 
Managers of industrial concerns must declare their available 
stocks and average weekly consumption before permits can 
be issued. A Metropolitan Emergency Committee has been 
appointed, under. the chairmanship of Sir H. B. Marshall, 
for advisory purposes, by the Secretary for Mines. The com- 
mittee will deal with matters. of distribution, and ihe local 
authorities with questions of administration. — „ 
The Ministry of Labour has issued a return showing the 
number of works and workpeople directly aflected A the 
strike up to October 21st; the figures are as follows: Works 
closed, 50,803; staffs reduced by 102,062; workers on short 
time, 89,366. Pup 
On Friday last 344,342 claims for unemployment benefit 
were current. The first week's operation of the strike is 
estimated to have cost 8 millions sterling in wages, besides 
54 million tons of coal. ^ "EL и 


New Italian Companies.—There has been formed at 
San Remo the Tramvie Hlettriche Liguri, a company to estab- 
lish tramways in the province of Liguria, with a capital of 
3,000, 000 lire. Ж. E d P de 

The Societá Italiana Ustor has been constituted at Rome, 
with u capital of 50000 lire, for the manufacture and sale of 
electric apparatus. И РИН 

Messrs. Rech е Verzenassi have been registered as a cum- 
pany, with headquarters at home, for the manufacture ‘of 
electrothermic products. Capital, 40,000 lire. - 

M. Fagliari e Ca. is the style of a company established :at 
Rome (Via Gallinaccio 4), with a capital of 38, C0 lire, te trade 
in electric lamps and accessories. SN 

Under the title of the Imprese Electriche Sarde has been 
established at Cagliari à company with a capital of 120,000 
lire. £ 

At Florence Ferdinando Brogliatti e Ca. has been registered 
as a company, with a capital of 130,000 lire, with electrical 
and mechanical objects. | A 

There has been formed at Genoa, under the style of Ing. 
G. В. Musso Oliva e Ca., a company to curry out electric and 
other installations. Capital, 100,000 lire. eot 

With a capital of 400,000 lire, Tardini e Ca. has been. ein- 
bodied a company at Genoa, to trade in electrotechnical 
articles. | e 

With a capital of 600,000 lire the Società Anonima Com- 
merciale di Elettricita has been launched at . Naples .(Corso 
Umberto I), to trade in electric machinery and materials. 

There has been established at Turin the Baltea, SQcietá 
Anonima per Impianti Elettrici e di Irrigazione, with a cápital 
of 500,000 lire, to supply electric and irrigation plants. 

With the name of Ditta Celso Mantovani di Emilio Tolotti 
e Figli a company has been formed at Venice for the manufac- 
ture of electric and engineering articles. Capital, 60,00) lire. 


Claims Against Mexican Government.—An intimation 
has been received by the Department of Overseas Trade from 
H.M. Legation in Mexico that a Presidential vecree has been 
promulgated by which the period, within which claims for 
damages caused by the revolution between November 20th, 
1910, and June 30th, 1920, must be presented, has been ex- 
tended to February 5th, 1921. After that date no claims what- 
ever will be admitted. ua E 


E Uomo Peg EAP аи 

Spanish Electrical Imports.— The French Chamber of 
Commerce at Barcelona publishes the following. particulars of 
electrie imports into Spain in 1919: Dynamos, eleetro- motors, 
K., weight up to 100 kilos. Total imports, 495,059 kilos, 
being an increase of 172,580 kilos. The countries contributing 
were; United States, 231,877 kilos; France, 70,991 .kilos; 
Switzerland, 62,053 kilos; England, 49,347 kilos; Germany, 
11,512 kilos. Dynamos, &e., weighing from 101 up to 400 
kilost: United States, 133,701 kilos; Sweden, 73,914 kilos; 
Switzerland, 67,396 kilos; England, 61,632 kilos; France, 
13,584 kilos; Germany, 110 kilos. Switchboards ‘and inter- 
rupters weighing up to 400 kilos. Total imports, 243,309 
kilos, being an increase of 122,941 kilos. Contributing coun- 
tries: United States, 199,577 kilos; Switzerland, 93,078 kilos; 
England, 7,888 kilos; Sweden, 4,206 kilos; France, 3,836 kilos; 
Germany, 551 kilos. | 


* Total imports, 382,589 kilos; increase, 208,655 kilos. 


purposes, including 414,000 for plant. 
oompany to give a bulk supply of electricity has been declined in 
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Forelgu Samples Exhibitien.—7%e Board of Trade 


Journal announces that the Foreign Samples Exhibition is removing 
from its premises in Guildhall Courtyard to more commodious 


premises at No. 7 011, Old Bailey, Е.О. & The new exhibition 
rooms will cover thé -whole of the first floor of the building, and 
ето over 13 ‚000 ft. ot Boar Space. for the: display of the 


. British Chamber of Commerce for Swii zeriand, — The 
British Chamber of Commerce for Switzerland hag. begun work and 
has taken convenient premises at 20, Rittergasse, Basle. The 
permanent -General is Mr. Alexander Richardson, the 
branch office at Place St. François, Lausanne, being in charge of 
Mr. Maurice Galland. The need of a British Chamber of Commerce 
for Switzerland is recognised by both British and Swiss business 
ho the opinion being genera] that now id the right time to 
consolidate’ Anglo-Swiss commercial relations by every possible 
means. Most other nations doing business with Switzerland have 
their Chambers of Commerce there, and ft oertainly is time for 
Great Britain and her Colonies, who buy more from Switzerland 
than any othér nation, to have corporate representation on the spot. 


‘British Magnetos. — Although the use of foreign 
magnetos was allowed in the recent Air .Ministry Competitions for 
Aeroplanes and Seaplanes (Amphibious), the whole of the eight 
prizes awarded "ewe. won o machines fitted with British 


magnetos. . 


LIGHTING’ AND POWER NOTES. 


Aldershot.—LoaN Sanctionep.—The Urban District 
Council has received sanction for a loan of £19,800 for electricity 
A proposal by the gas 


favour of extensions to the present plant. 


Birkenhead. — Loan. — The Corporation is seeking 
sanction to a loan of 444,000 for extensions of mains and plant. 


Bornley.— Exrensions.—The Electricity Committee has 
decided to make application to the Ministry of Health for permis- 
sion to borrow £5,000 for services from mains to houses. It was 
reported that the Government had sanctioned а farther loan of 


312, 446 for extensions, this being the balance of the money which 


will probably be required. The Committee is taking steps to 
consider how the much · required extensions ean be carried out, and 
а . special Committee, composed of. representatives of the Gas, 
Cleansing and Electricity Committees, has been appointed to decide 
as to the provision of additional land for the department. 


Bolton.— LOA Sancrionep.—The Electricity Com- 


' missioners have sanctioned the borrowing by the Corporation of 


£656,000 in connection with the electricity undertaking. 

Application is to be made by the Corporation to the 
Electricity Commissioners for sanction to borrow £100,000 for 
three years’ prospective expenditure on mains and for sub-stations 
on consumers’ premises. 


Bootle.—OVERLOADED PLant.—The demands for élec- 


trioity from the electricity undertaking are increasing so rapidly 
that the maximum load has already exceeded the heaviest previous 


winter load. The Electricity Committee has informed the 


Liverpool Oorporation that difficulty is likely to be experienced 
unless an adequate supply of шоу from the Liverpool under- 
taking is available, 


Bradford-on-Avon.— EXTENSION оғ TIME.— The Minister 


of Transport has extended, until July, 1921, the period for making 


the transfer authorised under the Bradford - on-Avon ко 
Lighting Order, 1914. 

Continental. Feancz.—A proposal has been made by 
the communes of Pacaudiére and Ambierie in the department of 


the Loire to establish a system of inter-communal electricity 
supply. It has been suggested that a hydro-electri¢ plant be eatab- 


' lished, worked by a waterfall of 210 metres. The water would be 


obtained from a stream which flows through the district of 
Arfeuilles, and would give the necessary flow even in periods of 
drought.‘ An engineer has been sppointed to inveatigate the 
scheme.— Reuter: Trade Service (Paris). 

The Compagnie Parisienne de Distribution d'Electricité has 
received the sanction of the Conseil Municipal of Paris for an outlay 
of 14,638,900 fr. during the years 1920 and 1921, being a portion of 
the total of 190,000,000 fr. for new works for which the Conseil's 
approval will be sought. 

The installation of а 120,000-volt transmission line has been 
begun by the Com ie Lorraine d'Electricité, linking that oom- 

ny's central station at Vincey with Valenciennes, in the section 
neuveville to Landre, This latter section is part of the State 
super-network which is to beset up in the Freed Lands for which 
the law of April 5th, 1920, allotted а oredit of 135,000,000 fr. The 
equipment of the Vinoey- -Valenciennes line comprises six aluminium 
cables 180 sq. mm, in section, supported on metal standards 
25 metres high. Suspension insulators have been fixed to withstand 


a preasuté of 120,000 volts, | 


The Omnium Régional d'Eleotricité is about to set up a new 
r generating station on the Bave river, in the depart- 
ment of Haute Loire. The estimated power to be obtained is 


: oost. £3,500,000, 


а deficit of £177 in 1918-19. 


ME 


E allowing. “of the supply - unb sighting pen ы 
to several localities in the Наше Loire and Puy дө. Dóme 


Departments. 

SPAIN.—In the Spanish Government's Budget жог ‘the. current 
year provision is e for a sum of 2,500,000 pesetas for the. elec- 
trification of the plant at the State sulj te of lead mines known 
as Arrayanes, at Linares (Province of Jaen). The necessary energy 
will be supplied from the power station which is being established 


һу the Mengemor Co. to utilise the water power of the Oarpio Falls. 


Coventry.—LoAx.— The Town Oonuncil is: recommended 
by the Electricity Committee to apply for a loan of: 415, 000 -fór 
the purchase of transformers. . 4 


` Electricity District—Wrst Riprne (AIRE AND `©лт.әвв). 
—The Electricity Commissioners, having considered representations 
that have been made with respect to the above 8 p. 815 of 
our June 25th issue), give notice that they have extended the time 
within which objections or representations may be made, or айу 
scheme may be submitted, until December 31st, 1920. 


Fleetwood,—LoAN SANOTIONED.—The Electricity Com- 
missioners have sanctioned the borrowing by the, Urban Distriet 
Counoil of £5,000 for mains and services and £2,000 for metere.: . 


Fort William.—H DRo-ELEOTRIO SCHEME.-—The British 
Aluminium Co.'s Lochaber scheme of hydro-electrig power, will 
It impounda the waters of Lochs Treig ` ige 
Laggan, 'and includes a tunnel € rough rock s quen» ое of 15 m 
to Fort William, where the generating station will edel. 
is expected that Government sanction, will be obtained. 


Galashiels,—CABLE EXTENSION.-—The Eleotrioity вару 
Co. intends to lay a cable from Galashiels to Selkirk. · AT 


Greenock.—New SrATION.—It is reported ‘that а. big 
electricity station is to be erected in oonnection with the. Govern- 
ment scheme. The town is a reat contre, and has 
also important sugar refineries. The new generating station, it is 
stated, will have a capacity 10 times greater than the existing 
Corporation works, and may cost 4, O00, 000. A scheme for the 
electrification of the. гай ways le also mOοt Lill. 


Hastings.— YEAR'S Workma,—The - accounts et: the 
Electricity Department record a total revenue for the year énded 
March 31st last, of £32,064, as against 420,915 for е previous 
period. Working expenses amounted to £21,444 1 car: 
£17,232, leaving a gross profit of 410,620 (£3, 583]. -Af 
ment of all capital oharges, the result was a net profit of 43, (mA 
The previous year's working showed a deficit of 36, 801. 


Kirkcaldy.—SaLE or SrATION.—À communicetion has 
been received by the town clerk from the Fife Power Co., stating 
that it is prepared to purchase the burgh's electrical dada 
taking, and take possession on May 15th next. The price offered by 
the company in respect of the undertaking has nob been disclosed. 

Liverpool. —Loan.—The Electric Power and Lighting 
Committee has recommended that an application be made tö the 
Electricity Commissioners for sanction to the borrowing of £25,290 
in respeet of the provision of electric mains and setvices' to the 
houses now deing built in various parts of the oity. 


London,—FuLHAM.-—Among the suggestions received 


by the Borough Councils aiming at providing employmeh Au 
ex-Service men, was one that the existing gas lamps йы 
replaced: by electric lampe. The Council, howeyer, consid 

the number of men which could be employed on this Sark 


would not be commensurate with the expenditure involved vis. " 
about £42,100. 

HAMMERSMITH.—Owing to the prohibitive cost: of supplying 
gas-stoves to the houses nearing completion at the Wormholt 
Estate, the Housing, &c., Committee has asked the Electricity Com- 
mittee to furnish an estimate of the cost of installing electric 
cookers in 40 or 50 of these houses. The Council has arranged to 
give a supply to the Shepherd's Bush Exhibition, Ltd., for distai- 
bution to its tenants, as this is considered a better arrangement 
than the Council supplying tenants direct. The rates to be charged 
are 1 45d. per unit for general lighting, 5'45d. for stend lighting, 
and 2 73d. for power. 

ST. MARYLEBONE.—The Blectric Supply Committee тааш 
application for sanction to borrow £8,500 for the purchase of high- 
pressure equipment and service cables in connection with в suppl ; 
under а 10 years agreement, to Messrs. Selfridge & Co.'s mala 
premises. 

Sanction to a loan of £200,450 for plant extension has been 
received from the Electricity Commissioners, with an intimation 
that the borrowing of further sume will be considered when, и 
actual cost of the various works is авоегцйпей, =. · 

Maldstone.— VEAR'S WoRKING.—The total income ‘of 
the Electricity Department for the year ended March 31st last was 
£43,935, as compared with £31,341 for: the previous poriod. 
Working oæts amounted to £32 263. as against £23,801, leb ving a 
gross profit of £11,672 (£7,540). The net result after payment of 

eapital charges was a profit of £1,486, comparing favourably with 


Manchester. — CURTAILMENT | SUPPLIES. — : the 
decision of the Electricity Department e down all electricity 
supplies by 25 per oent. was superseded by a Board of Trade 
Order stipulating that only 50 per cent. of the average supply for 
the preceding four weeks was to be given. This order a 
not only to municipal undertakings, but to firms owning private 
planta. 
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Navan (Co. Meath).—Evecraic LIGHTING SOHEME.— 
The efforts of the Urban Council to raise a loan of £10,000 for 
the provision of an electric lighting scheme have been unsuooessf ul. 
The Local Government Board for Ireland intimates that no farther 
grant will be made to the Couacil until it complies with lezal 
requirements. The Council does not “recognise” the British 
Government. ; 


Merton.—P&RoPoskD  ExTENSION. — The note which 

appeared under the above healing in our issue of October 15th, 

was due to a misapprehension. The information contained therein 
referred to the Wimbledon undertaking which supplies Merton. 


New Brunswick.—WaTER Power DEgvELOPMENT.—The 

Government of New Brunswick has decided to embark upon a 

progressive policy with respect to the development of the water 

powers of the province. The Premier has announced that the 

ee effort will be made upon the Musquash and Shogemoc 
vers. 

In the case of the first-named river the waters of the west branch 
are to be diverted into the east branch in order that both may be 
utilised at one power house. Tenders are to be called for 
‘immediately for the development of power at both the Musquash 

and Shogemoc sites. In the meantime plans and estimates are 

baing prepared by the New Brunswick Electric Water Powers 

Commission, a Government-controlled body. Later, attention will 

also be given to the development of water power at other points in 

the province, the most important of which is the proposed con- 

по of а large power plant at Grand Falls on the St. John 
iver. 

The total hydro-electrio power installed in New Brunswick up 
to January, 1920, acoording to statistics compiled by the Dominion 
Water Powers Branch, was 18,080 H.P., while undeveloped water 
powers of the province were estimated at 300,000 H.P. 

The two chief water power sites in New Brunswick are at Grand 
Falls, on the St. John River, and at the falls on the Nepisguit 
River, in the northern part of the province, about 20 miles from 
Bathurst. The former is the largest potential water power site in 
the Maritime Provinoes, and one of the largest in the Dominion. 
Such rivers as the Musquash, Miramichi, Tobique, and Aroostook 
are also known to have a number of large power sites. 

One thing that has somewhat retarded the development of hydro- 
electric energy at some of the best sites in New Brunswick is the 
absence in the vicinity of a sufficient number of industrial 
customers to warrant development. This is particularly true of 
the Grand Falls site on the St. John River, which is about 200 
miles distant from the City of St. John. Some time ago a scheme 
was under consideration for developing 80,000 H.P., under a head 
of 140 ft., at this site, but it has not yet been definitely decided 
upon.— The Times Trade Supplement. 


Newtown (Mont.), — ELECTRIC LiaHTING SOHEME.— 
The Town Counoil has asked а firm of Liverpool electrical engineers 
to make а survey of the town and report on a scheme of electric 


| lighting. 


Rickmansworth and Chorley.—T1iw& ExTENSION.— The 
Minister of Transport has extended the time until July, 1921, of 
the Rickmansworth and Chorley Electric Lighting Order, 1911, 
for the extension of mains, &». 


Skipton.— ELECTRICITY SuPPLYy.—The District Council 
has approached the Keighley Corporation with reference to the 
supply of electricity. A distance of 10 miles is involved. 


Sonthend-on-Sea.—PRicE Increase PosTPONED.— The 


Town Council has postponed for three months increased charges for 
eleotricity recently decided upon. 


Whltehaven.—ELEcTRICITY ORDER.— The Rural District 
Council is applying to the Electricity Commissioners under the 
Electricity (Supply) Acts, 1882 to 1919, for a special Order to 
authorise the Council to provide and distribute electrical energy for 
lighting, heating, traction, power and all other public and private 
purposes within the parishes of Distington, Parton, Moresby, 
Weddicar, Hensingham, Sandwitb, Preston Quarter, Rottington, 
St. Bees, Lowside Qaarter, St. Bridget and St. John Beckermet 
Haile and Gosforth, in the rural district of Whitehaven, in the 
county of Cumberland, together with all powers usually conferred 
upon distributors of electricity. Any objections to the granting of 
this order must reach the Commissioners within 30 days of the 
date of the official notice (October 22nd). 


TRAMWAY AND RAILWAY NOTES. 


Blackburn.—WacrEs DEMAND.—It is estimated that 
the 12s. per week advance demanded by tramwaymen will cost the 
Corporation, if granted, an extra # 5,000 per year. The Blackburn 
wage bill last year was £62,000, compared with £23,000 in 1914. 
It is authoritatively stated that if the demand is conceded fewer 
than 25 per cent. of the municipal tramways will be able to avoid 
going on the rates this year. 


Brazll.— Ratpway  ErscrRIFICATION.— The Chamber 
has approved a Bill for a credit of 45,000 contos for the electrifica- 
tion of the Central Brazil Railway.—AHewter's Trade Service (Rio 
de Janeiro). 


Continental, —F gANOE.— The several tramway and motor- 
'bus companies whose undertakings are to be purchased by the 
General Council of the Seine have combined to guarantee the 
subscription of the capital of the new company to be formed to 
continue the working on lease from the General Council of all 
these transport concerns аз a united undertaking, as from the 
beginning of next year. 

SWITZERLAND.—Aocording to the Berne correspondent of the 
Associated Press, the Swiss Government is negotiating for a new 


* loan of about 300,000,000 fr. for the eleotrification of the National 


Railway. The exact amount of the loan and the terms have not yet 
bæn fixed.— Reuter's Trade Service (New York). 

Russ1a.—A Bolshevist wireless message announces the su cessful 
trial of an electric train, which travelled from Petrograd to 
Moscow, a distance of 890 miles, in 151 hours. 


Essex.—Liaut RarLwAY.—It is proposed to construct 
a light railway from Ongar through Dunmow to Haughley, in 
Suffolk. It would connect with the Mid-Suffolk line at Haughley, 
providing another route to Southwold. If support is forthooming, 
a Parliamentary Bill will be promoted to take the place of the Bill 
which was passed before the war, but which has now lapsed. 

London, — TRAMCABS IN OOLLISION.—On Saturday 
morning a collision occurred during the dense fog between two 
L. C. C. tramoars in the Old Kent Road, near East Street. As the 
сагв, in both of which were several passengers, were proceeding 
towards the New Oroes depót the front car sto to set down а 
passenger, and had just restarted when the second car crashed into 
it. Four persons were injared. The injured persons were taken 
to a shop near by, where they received first-aid treatment. Two 
of them, who received slight head wounds, then ed home. 
A middle-aged woman was badly hurt about the face and a young 
man received a scalp wound. They were removed in an ambulance 
to Guy's Hospital, and left after receiving attention. The cars 
were much damaged by the impact, but the drivers escaped injury. 
— Daily Telegraph. : | 

METROPOLITAN TRAIN DERAILED.—Trafiic on the Metropolitan 
Railway was considerably hampered through the derailing of а 
train between St. John’ Wood and Baker Street early on Saturday 
morning. A breakdown gang was speedily on the scene of the 
accident, but many hours’ labour were necessary to restore the 
normal conditions, and in the meantime an hourly service was run. 
The derailed coaches were part of-a train which, fortunately was 
empty, being bound for New Cross to deal with the football crowds 
later in the day.— Daily Telegraph. | 


L. & Y. Raliway.—ELkEcrRIFICATION.—Crompton Dis- 
triot Council is urging the L. & Y. Railway Oo. to proceed with 
its scheme for electrifying the railway line from Manchester to 
Shaw. In 1914, plans and specifications for the scheme were 
prepared by the company, but the war stopped further progress, 
aud the local authorities affected are now pressing for the work to 
be proceeded with. 


Midland Railway. CABLES DESTROYED.—A great part 
of the cables supplying the Derby works of the Midland Railway 
Со. was destroyed by fire last week. It ig stated that 9,000 
employés were forced to stand idle, chiefly in the engineers 


department. It was exp2cted to have the cibles re-instated b 
Monday, Octobar 25th. : 


Sheffield.—AcciDENT.—A tramway car, when rounding 
a curve on & steep gradient in the Orookes district on Tuesday, 
jumped the rails, broke through a wall, and fell into a house cellar. 

he driver stuck to his post, aud neither he nor any of the 
Press йаш who made no attempt to leave the runaway car, were 
injured. 

Wolverhampton,—ELEcrRIC  VEHICLES.—Mr. J. С. 
Dawes, representing the Ministry of Health, held an inquiry on 
October 20th, respecting aa application by the Corporation, for 
sanction to borrow £4,614 for the purchase of electric vehicles for 
the removal of house refuse. The town clerk explained that while 
the Corporation found that horse vehicles were quite satisfactory 
for short distances, for longer distances to the outside of the 
borough, where housing schemes were bsing developed, electric 
vehicles would be more economical and more convenient. Unless 
the suggested vehicles were purchased, new horses would have to 
be purchased. A recent test with an electric vehicle as compared 
with horse-drawn vehicles, had been made, and had proved 
favourable in cost to the former, It was possible having regard to 
existing conditions, that the figure of £4,614 would be exceeded. 
There was a suggestion, however, that the cost might be redaced 
by the bodies being made in the millwrights' shop at one of the 
Council's depóta, | 


TELEGRAPH AND TELEPHONE NOTES. 


Amateurs’ Wireless.—On February Ist, 1921, wireless 
amateurs of America will attempt to establish communication with 
Eaglish wireless amateurs, and they believe they can bridge the 
Atlantic. The arrangements in this country for the co-ordination 
of amateurs who wish to take part in the experiment are in the 
hands of Mr. Philip R. Coursey, B. So., and all communications 
should b» addressed to him at 12-13, Henrietta Street, W.C. 2. 

Ecuador.— WIRELESS TELEGRAPHY.—The Prensa, of 
Lima, announces that the Government, with a view to creating 
rapid means of communication across mountainous regions of 
the Republic, is to set up a wireless telegraphic network, and a 
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obntract had been given to the Société Frangiise Radio-électrique. 
The number of stations to be established is 14, five of which 
would be of 10 Kw.; five of 5 kw.; three of 1 KW. ; and one of 
70 KW. capacity. 


Telephone Cali Recorder.—1t is reported that Mr. W. С. 
Sutherland, of Birmingham, has invented а compact instrument 
which records telephoné calls and automatically times them, also 
ringing & warning bell towards the end of the regulation three 
minutes. The device is contained in a small box, at the front of 
which is a three-minutes' dial. When the user has obtained a call 
he presses а stud above the olock face and this sets going the clock 
and moves up а paper ribbon to а fresh numbered, ruled, and vacant 
space in which he can write the name and town of the peraon 
called. The ribbon works through and out of the instrument, and 
can be torn off periodically. In this way а daily, or weekly, 
record can be kept. 


Telephone Rates.—SeLect CoMMiTTEE.— The Select 
Committee of the House of Commons, of which Sir Edward F. 
Coates is chairman, resumed its sittings after the autumn reoess on 
October 21st, and evidence was given on behalf of the National 
Chamber of Trade as to whether the flat rate system should be 
retained or a message rate substituted. 


United States.— INTERNATIONAL COMMUNICATIONS CON- 
PERENCE.—Sir Auckland Geddes and the Ambassadors of France, 
Italy and Japan, accompanied by Messrs. Colby, Baker and Daniels, 
and the representatives of the International Communications Con- 
ference, left Washington on October 21st, on а tour of inspection 
of the wireless stations along the American coast. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
the issue of the ELEOTRIOAL REVIEW, in which the ‘ Official 
Notice” appeared.) ` 


OPEN. 


Australia.—January 19th, 1921. Victorian Railways 
Department. Supply, delivery, and erection and testing, or, alter- 
natively, supply and delivery of electric furnace and equipment, 
and/or, alternatively, for supply and ‘delivery of equipment, and 
drawings for electric furnace. Particulars from the Agent-General 
for Victoria, London, 8.W.— Tenders. 

WESTERN AUSTRALIA.—December 28th. Postmaster-General's 
Department. Telegraph and telephone instruments and parts. 
(Schedule 689). 


Belgium, — November 8rd. Municipal authorities of 
Hognoul (Province of Liége). Concession for the supply of elec- 
trical energy for lighting and power purposes in the town. 

November 4th. Municipal authorities of Schaerbeek. Supply 
of 1,675 electricity meters (single-phase and three-phase). Copies of 
the specification may be obtained from the Service de ]'Eleotricité, 
H Communale, Schaerbeek. 

November 9th. Municipal authorities of Antwerp. Electrical 
plant. Specification from the Hotel de Ville, Antwerp. 

November 8th. The Direoteur-General of the Société Nationale 
des Chemins de Fer Vicinaux, 14, Rae de la Science, Brussels. 
Oonstruction of a new sub-station at Middlekerke. 

December 14th. The municipal authorities of Antwerp. Supply 
of a s-t, comprising electric motor and pump, for the raising of the 
bri ige over the Royers Dock. Specifications can be obtained, at a 
cost of 2 franos, from the Hotel de Ville, Antwerp. | 


Doncaster, — November 2nd. Electricity Department. 
One 750-Kw. rotary converter and L.T. switchgear. (October 22nd.) 


Dublin.— November 16th. G. N. Railway Co. (Ireland). 
13 months’ supply of general stores, including electrical fittings, 
lamps, cable and wire, &c. (See this issue.) 


France.—November 19th and 26th. French State Rail- 
way authorities, Rue de Rome, Paris. Electrical material for the 
Ouest-Ceinture sub-station; two electrically - operated travelling 
cranes at the La Garenne electrical repair shops. Particulars may 
be obtained from the Service Electrique, 88, Rue de Rome, Paris. 

November 1st. French State Railway authorities, 43, Rue de 
Rome, Paris. Supply of 15 electrically-operated capstans (three- 
phase alternating) for various stations on the system. Particulars 
can be obtained from the Service Electrique. 

BOULOGNE-SUB-MER.—November 16th. Chambre de Commerce. 
Supply and erection of six large electric travelling cranes for the 
Nord Quay of the Loubet Dock, Boulogne-sur-Mer. 


likley.—November Ist. Installation of electric light, 
electric bells and telephone, at Middleton-in- Wharfedale sanatorium. 
Weat Riding Architect, County Hall, Wakefield. 


Manchester. — November 8th. Electricity Committee. 
Supply and erection of high and low pressure steam, feed, &c., 
F alterations to existing pipe work, &c, (October 
15th. . ` i E ‚ 4 


November 22nd. Electricity Department. Motor-generators, 
battery boosters and switchgear. (October 22nd.) 


Montreal.—H.M. Senior Trade Commissioner in Canada 
and Newfoundland reporta that a Montreal company desires quota- 
tions and date of earliest delivery for the following plant: Four 
1200 H P., 210 R.P M, 6,600 volta, three-phase, 60-cycle, two-bearing 
coupled type synchronous motors, with rheostat and auto-trans- 
former for starting. It is understood that if United Kingdom 
manufacturers can give delivery of these machines within even 
six months from date, there is every possibility or the order being 
given; also that it is not so much a matter of price, as the 
assuranoe of delivery. The name and address of the company 
making the above inquiry will be furnished by the Department 
of Overseas Trade to United Kingdom firms interested, on 
application. 


Tarton. — November 10th. Urban District Council 
Electricity Committee. Overhead lines and underground cables, 
(October 15th.) 


CLOSED. 


Birkenhead.— Electricity Committee : — 


Service cable. —W. T. Henley's Telegraph Works Oo., Ltd., £1,201. 
Malin cable.—Macintosh Cable Co., Ltd., £2,864. 


Bolton. — Electricity Committee : — 


Supply and erection of a 13,00)-xnw. maximum rated turbo-alternator, for 
Back-o'-th'-Bank generating station.— English Electric Co., Ltd. 


Barnes (Surrey.) Urban District Council :— 
v 3w meter for the electricity works. —United Water Softeners, Ltd., 


Bradford. Electricity Committee: 


Buildings, boilers, feed pumps, ooal-handling plant, and piping system, for 
No, 4 boiler house'at Valley Road Works.—Bahoock & Wilcox, Ltd. 
Heating installations in new canteen, garage and new headquarters (mains 

department), Canal Road.—®osser & Russell. . X. ра 
Thr кн a cubicles for transformer chambers, &c.—Ferguson, 
in, : 
K. H. T. feeder switchgear at Valley Road works, &с.—А. Reyrolle & Co., Ltd. 
Re-inforcing steel sneets for tunnel between Nos. 8 and 4 boiler houses, 
Valley Koad Works.—British Re-inforced Concrete Steel Co., Ltd. 


Tramways Committee: 
Treatment of raile of Birkenshaw section, by the Заар patent sorbitic 
bardening process, at 27s. per yard.—Scholey & Co., Ltd. 


Government Contracts.— The following Government 
contracts have been placed during September, 1990. 


ADMIRALTY (CONTRACT AND РОНСНА5Е DEPARTMENT). i 
Electric cable,—Callender's Cable & Construction Co., Ltd.; Johnson and 
Phillips, Ltd. 
Cell’ accumulators.—Fuller's United Electrical Works, Ltd. 
Electrodes.—Quasi-Arc Co., Ltd. 
Motor generator, &c.—Mctropolitan-Vickers Electrical Co., Ltd. 


War OFFICE. 


Crucibles.—Doulton & Co.; Morgan Crucible Co., Ltd. 
Electric meters.—Electrical Apparatus Co., Lid. 


Post Orricx. 

Telegraph apparatus.—Automatic Telephone Manufacturing Co., Ltd. 

Telephone apparatus. — Automatic Telephone Manufacturing Co., I. id.; 
British L. M. Ericsson Manufacturing Ce., ltd.: General Electric 
Co., Ltd.; Phoenix Telephone and Electric Works Co., Ltd.; Siemens 
Bros. & Co., Ltd.; Western Electric Co., Ltd. 

Telegraph and telephone cable.—Hackbridge Cable Co., Ltd.; W. T. 
Henley's Telegraph Works Co., Ltd.; International Electric Co., Ltd.; 
Johnson & Phillips, Ltd.; London Electric Wire Со. & Smiths, Ltd.; 
Pirelli General Cable Works, Ltd.; Siemens Bros. & Co., Ltd.; Union 
Cable Co., Ltd.; Western Electric Co., Ltd. 

Dry cells.—Ever Ready Co. (Great Britain), Ltd. 

Cords for telephones.—London Electric Wire Co. & Smiths, Ltd.; Phoenix 
Telephone & Electric Works, Ltd.; Siemens Bros. & Co., Ltd. 

Dvnamotors.—Automatic Telephone Manufacturing Co., Ltd. 

Solder.—E. Austin & Sons; British Insulated & Helsby Cables, Ltd.;: 
Quirk, Barton & Burns (St. Helens), Ltd. 

Insulated tails.—London Electric Firm. | 

Wallboards.--British L. M. Ericsson Manufacturing Co., Ltd.; Siemens 
Bros. & Co., Ltd. 

Bronze wire.—T. Bolton & Sons, Ltd.; F. Smith & Co., incorporated in 
the London Electric Wire Co. & Smiths, Ltd. 

Enamelled and silk covered copper wire.—London Electric Wire Co. and 
Smiths, Ltd. 

Laying conduits.—Lee (Handen Road): J. Mowlem & Co., Ltd London- 
Dorking (section la): J. Mowlem & Co., Ltd. Westminster and 
Chelsea: J. Mowlen] & Co., Ltd. Tower (temporary) exchange area: 
J. Mowlem & Co., Ltd. Hornsey, Islington, &c.: A. Thomson & Co. 
Fulham: A. Thomson & Co. London-Bristol-Newport (S.W. section 
IV): Westminster Public Works Co., Ltd. East Croydon: Greig and 
Matthews. Clerkenwell exchange area: Greig & Matthews. London- 
Watford (London district): Greig & Matthews. Kensington (Drayton 
Gardens): Foote & Milne Ltd. Hammersmith, &c.: Foote & Milne, 
Ltd. Putney-Richmond Junction: S. Kavanagh & Co. London-Bristol- 
Newport (S.W. section IH: W. Dobson. Enfield (Ridgeway Road 
and Chase Side): G. J. Anderson. Camberwell (Albany Road): G. J. 
Anderson. South Lancs. P.O. Engineering District: J. F. 
and Co. South Midland, Eastern, S.E., and S.W. P.O. Engineering 
Districts: Western Electric Co., Ltd. 

Telephone exchange equipment.— Pontypridd: Pecl-Conner Telephone 
Works, Ltd. Avenue (London): Peel-Conner Telephone Works, Ltd. 
Giffnock: British L. II. Ericsson Manufacturing Co., Ltd. Sub-con- 
tractors for batteries: Chloride Electrical Storage Co.. Ltd. For 
charging machines: Crompton & Co., Ltd., for gas engine, Natural 
Gas Engine Co., Ltd. Canterbury: British L. VI. Ericsson Manu- 
facturing Co.. Ltd.; sub-contractors for batteries, Chloride Electrical 
Storage Co., Ltd., for charging machines, Crompton & Co., Ltd. 
Leamington : Siemens Bros. & Co., Ltd.; sub-contractors, for batteries 
Pritchett & Gold E,P.S. Co., Ltd., for charging machine, English 
Electric Co., Ltd. Falkirk: Siemens Bros. & Co., Ltd.; sub-con- 
tractors, for charging machine, English Electric Co., Ltd., for bat- 
teries, D.P. Battery Co., Ltd. Gerrard (London): Western Electric 
Co., Ltd. Bristol: Western Electric Co., Ltd. Londonderry : Western 
Electric Co., Ltd. Streatham: Western Eletcric Co., Ltd. Notting- 
ham: Western Electric Co., Ltd. Langside, Glasgow: Western 
Electric Co., Ltd. . "us А 
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per strand wite.—British: Insulated & Helsby Cables, Ltd. 
Silk-covered E. L. wire. Macintosh. Cable Co., Ltd. 

Enamelled and flame proof wlre.— Macintosh Cable Co., Ltd. 

Flame proof wire.—British Insulated & Helsby Cables, Ltd.; London 

Electric Wire Со. & Smiths, Ltd.; Macintosh Cable Co., Ltd. 

V.LR. wire.—W. Geipel & Co., Lid. ` | 

Band conveyor.—Nottingham P. O.; A. Sauvée & Co., Ltd. 

Manufacture and, sypply of submarine cable, England-Ireland.— Siemens 

Bros. & Co., Ltd. | 

`_ Manufacture, drawing in, and jointing cable, Manchester-Oldham.— W. T. 

- Glover &. Co., Ltd. 

E o Inpia Orricg, Stores DEPARTMENT. 

Baudot apparatus.—Elliott Bros. (London), Ltd. 
“Batteries.—Chloride Electrical Storage Co., Ltd. 

Trifurcating boxes.—Callender's Cable & Constructlon Co., Ltd. 
, Switchboard cable.—British Insulated & Helsb Cables, Ltd. 
` Condults,—Perfecta Seamless Tube & Contluit Co. 

Feeder pillars.—Callender's Cable & Construction Co., Ltd. 
Insulator cups.—Taylor, Tunnicliff & Co., Ltd 
Magnetos.—Simms Motor Units (1990), Ltd. 
Motore &c.—Bruce Peebles & Co., Ltd.; Laurence Scott & Co., I.td. 

elegraph apparatus.—Creed & Co., Ltd. 

Copper wire.—British Insulated & Helsb 
Co., Ltd.; R. Johnson & Nephew, Ltd. 
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Cables, Ltd.; Elliotts Metal 


Crown AGENTS FOR тик COLONIES. 
Submarine telegraph cable.--Siemens Bros. & Co., Ltd. 
Covers for Diesel Engines.—English Electric Co., Ltd. 
Electrical materials.—General Electric Co., Ltd. 
Diesel engine, &c.—English Electric Co., Ltd. 
Lightning arresters:—British L. M. Ericsson Manufacturing Co., ltd. 
Telegraph line material.—Siemens Bros. & Co., Ltd.; Bullers, Ltd. 
Telephones.—British . L.. M. Ericsson Manufacturing Co., Ltd. 
Telephone line material. —Siemens Bros. & Co., Ltd. 
Electric turntable. Craven Bros. (Manchester), Ltd. 
C.I. stay wire. —Whitecross Co., Ltd. 
Copper fine wire.—Shropshire Iron Co., Ltd. ' 
Steel wire, —P. & W. MacLellan & Co., Ltd. 


. Н.М. Орск or Works. 

Engineering services.—Newcastle. Ministry of Pensions Office, electric 
wiring: Wilson & Ridley. Old Ford Stationery Office, electric wiring: 
Malcolm & Allan, Ltd. u 

.- . Orice or Pumice Works, DUBLIN. 

Belfast.—Electrical works and supplies: A. Stevenson. 


Hythe (Kent).—Town Council :— - 
Electric-light installation for houses.—J . Pain & Co., 38s, 64. per point. 
Londom.— НАммкввмитн. — Borough Council. Elec- 


tricity Committee. Provision of sub-stations for the supply of 
electricity to new housing estate :— 


St. MARYLEBONE.— Borough Counoil. Highways Committee :— 


Dust-sifting plant (stand-by supply), 50-kw. generator, coupled to Parsons 
paraffin engine, £876. - Mniti-Locular Shipbuilding Co. (accepted). 


Electricity Committee :— mM | 
One“ Balata“ fuel conveyor belt. £521.—J. Dawson & Co., Ltd. (recom.) 


BATTEUNSEA.—Eleotrioity Committee, Recommended :— 


Soot, cleaning apparatus, fitted with Diamond Blower Co.'s gear, £387; 
feed regulator for No, 11 boilor, £108,—Babcock & Wilcox, L:d, 
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FORTHCOMING EVENTS. 


б 


Junior Institution of En eers,—Friday, October 29th. At 89, Victoria 
Street, S. W. At 80'clock. Social evening. : 


Royal Institution of Great Britain.—Monday, November 1st. At Albemarle 
treet, W. At5p.m. General meeting. 


` Institution of Civil Engineers.—Tuesday, November2nd. At the Institution, 


reat George Street, 8. W., At 5.30 pm. Inaugural address by the Presi- 
ent (Mr. J. A. Brodie), : 


Institation of Electrical Engineers (South-Midland Centre, Students’ 

` §8etton).—Tuesday, November 2nd. At the University, Birmingham. 
At 7.30 p.m. Paper on Electrical Systems and their Apparatus used on 
Motor- care,“ by Mr. H. B. Stanton. 


' North-Western Centre (Liverpool Sub- Centre). Monday, November 
let. At the University, Liverpool. At 7 p.m. Chairman's (Mr. H. 

Dickinson) address. The President of the I. E. E. (Mr. Ll. B. Atkinson), 
will be present and wiil address the meeting. 


К (East-Midland Sub-Centre).—Tuesdsy, November 2nd. At the Tech- 
nical College. Loughborough. At 6.45 p. in. Paperon “ Electricity Supply 
Meters," by Mr. A. J. Cridge. 


-  (South-Midland Centre.) Wednesday, November 8rd. At the Univer- 


sity, Birmingham. At 7 p.m. Inaugura) address by the chairman (Mr. 
F. Forrest). "d 


; Society of Engineers (Inc.).—Monday, November 4th. 
. House, Piccadilly, W. At ö pm. Ordinary meeting. 


| Chemical Society.—Thursday, November 4th, At Burlington Hou:e, W. At 
8 p.m, Ordinary scientitic meeting. 


At Burlington 


Institution of Mechanical Engineers.—Friday, November 5th. At the 
Institution, Storev's Gate, 8. W. At 6p.m. Thomas Hawksley lecture on 
Limit Gauging,” by Sir R. T. Glazebrook, F. R.. 


Edinbargh Electrical Society.—Friday, November 5th. At the Philoso- 
hioal Institution, Queen Street. At 8 p.m. Paper on “Some Incidental 
jges of Electricity," by Mr. P, A. Pilkington. 


Motor Exhibition. — Noveroler (th to 13th. 
ite City, Shep 


At Olympia, W., and the 
Wh herd's Bush, W, 
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Vehicle Lighis,—The Committee appointed by, the 
Ministry of Transport which has been inquiring into the problem 
of dazzling vehicle headlights, believes that it has found a lamp 
which, while avoiding dazzle, will give ample illumination for 
safe driving at night. The Committee has ordered certain tests to 
be made, on the completion of which details. of the lamp will be 
made publio. The principal feature of the lamp is said to be an 
arrangement whereby it is possible to regulate the height of the 
illuminating shaft of ligbt, so that it will throw & beam on the 
ground not extending above the level of a man's wais t. 


Edacational.—Lonpon University.—At a meeting of 
the Senate, on October 20th, it was decided to accept the Govern- 
ment's offer of a site at Bloomsbury, subject to a number of con- 
ditions, The Senate assumes that the offer does not incidentally 
involve a policy of curtailing the work of other colleges and 
schools of the University, and that these institutions will not 
receive less favourable treatment from the Government. 

Among the successful candidates in the 1920 competition for 
Royal Scholarships and Free Studentships (Science) of the Board 
of Education was Ernest T. A. Rapson, an electrical fitter in Н.М. 
Dockyard, Plymouth, who receives a Royal Scholarship. 

COMMERCIAL CouRsEs.—The London County Council announces 
particulars of courses at ita Stillness Road Commercial Evening 
Institute, Honor Oak Park, В.Е. 23. A course, consisting of five 
lectures on ''Salesmanship," by Oapt. Oliver A. Minns, concludes 
with a lecture on ‘‘Selling Schemes,” on Monday, November Ist. 
A second course of five lectures by the same lecturer commences on 
November 8th, when the matter dealt with will be Advertising." 
The fee for the course is 2s, 6d. A further course on Income-Tax 
and Excess Profits Duty in Relation to Accounts” will be given 
ear]y in January next. | 


Freemasonry.— The annual installation meeting of the 
Kelvin Lodge was held at Mark Masons’ Hall, on the 22nd inst., 
in the presence of a very large number of gentlemen iated 
with the electrical industry. The reigning Master (Mr. T. W. 
Greaves) duly installed Mr. Н. Porter-Cox his suoceesor in 
office, ‘after which the latter appointed and invested his officers. 
At the conclusion of the ceremony the members and their 
visitors, to the number of 100, dined in the Connaught Rooms 
adjoining, where а very happy evening was spent. Among those 

resent were Mr. Edward Manville, M.P., who is & Grand Junior 
Deacon of England ; Mr. E. J. Reid, Assistant Grand Superintendent 
of Works, and Mr, P. P. Kipping, Past Assistant Grand Buperinten- 
dent of Works, together with various gentlemen holding other 


. poaitions of rank in the Masonic world. During the evening, 


reference was made by the newly-installed master to the magnificent 
way in which the Kelvin Lodge had supported the Masonic charities 
in the few years since its consecration in 1914, and he expressed a 
hope that it would long continue to hold such a creditable position 
among the London Lodges. The toast of the visitors, which was 
proposed by Mr. Н. W. S. Rentell, was responded to by Mr. W. M. 
Aitken, the reigning Master of the Telephone Lodge, and other 
guests. An excellent programme of music brought to an end a 
most enjoyable evening. 


Appointments Vacant.— Plamber-jointer, for the Redditch 
Urban District Council Electricity Works; telegraph engineers 
(4480), for the Governments of the Gold Coast and Nigeria; 


telephone inspectors (£300 + temporary allowance of 50 per cent.), 


for the Posta and Telegraphs Department, Tanganyika Territory ; 
assistant electrical engineer or power station foreman ($150 per 
month, dollar = 2s. 4d.). for the Singapore Harbour Board. See 
our advertisement pages to-day. 


Work and Wages.— The Socialist Party at Bradford has 
issued a general Municipal Programme" for all its local election 
candidates. The programme includes free stoves апі meters (both 
gas and electricity); the cheapening of electricity and gas supplies; 
no " vested private company rights to be included on any terms” 
in setting up the larger electricity authorities under the 1919 Aot ; 
the municipalisation of banking, coal and milk supply, hospitals 
and various trades ; the securing of the fullest powers by the tram- 
way authority for undertaking the whole passenger facilities in 
resosct of taxi- cabs, ‘buses, cabs, charübanos, and carriage of 
goods; the extension of the principle of direct labour so that the 
contract system shall be entirely abolished; a maximum 40-hour 
week, limitation of work to six days per week, and two weeks 
annual holiday with pay. There is a long list of other Utopiin 
promises, some practical and more otherwise. Nothing is said as 'o 
who is to pay for these things. Bradford is & noted hotbed of the 
wildest Socialism, - | 


Fatality. — There was an unfortunate accident on 
October 20th at the Lister Drive electrio power station, Liverpool, 
resulting in the death of a boiler man employed to clean the flues 
of a boiler which was under repair. In stepping over a revolving 
shaft his trousers were caught in a spocket, and he was whir'el 
round the shaft. He sustained terrible injuries, and, by the time he 
reached the hospital, succumbed, At the inquest, which was held 
on October 22ud, Mr. P. J. Robinson, Deputy City Electrical Engi- 
neer, said that a great deal of attention had been given to the 
safety of employés at the station, and this was the first accident 
for 20 years. There would have been no danger if deceased had 
chosen to step over a smooth part of the shaft. It had not 
considered necessary to put a guard round the shaft, A verdiot of 
“ Accidental death " was returned, 
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The Daddell Memorial.—The wish. has been generally 
expressed that there. should be a memorial to the late Mr. 
W. Duddell, O.B.E., F.R.S., &c., by whose death in Novem- 
ber, 1917, physical science suffered a severe loss. Duddell's 
work shows how largely electrical science and many of the 
scientific societies are indebted to him. The Council of the 
Physical Society considered, therefore, that his memory should 
be perpetuated, and invited the Councils of the Institution 
of Electrical Engineers and of the Rontgen Society to join 
in forming a committee to collect funds for a Duddell Me- 
morial. It is proposed that the memorial shall take the form 
of a medal to be awarded periodically by the Council of the 
Physical Society, and at its discretion, to those who have 
advanced physical knowledge by the invention or design of 
scientific instruments, or of materials used in their construc- 
tion. If sufficient funds are available after paying for the 
cost of the dies, and after providing for the cost striking 
the medals, it is proposed to form a fund to be devoted to 
the foundation of scholarships or prizes to be awarded to 
students of the Physical Society under conditions to be de- 
termined by the Council. Subscriptions should be forwarded 
to the hon. secretary, Mr. Robert S. Whipple, 15, Creighton 
Avenue, Muswell Hill, London, N.10. The preliminary list 
of subscriptions shows that a total sum of over £321 has 
already been given by 57 individuals and firms. 


Barking Dogs Seldom Bite.—We hear that the County 
Council is taking steps to get a new muzzling order issued to keep 
the County Co. from barking. 
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The Eugineeriog Training Organlsatlon.— In our issue 
of the. 15th inst. we briefly mentioned that the E.T.O. scheme 
had been entrusted to the Engineering Employers' Federation. 
This was the outcome of a step taken at the fourteenth meet- 
ing of the E.T.O. Executive on September 29th. Sir W. 
Elis, G.B.E., жав in the chair, and he explained that the 
E.E.F. and the F.B.I. had each offered to take over the 
work of the E.T.O., dnd that the E. T. O. Executive had been 
authorised by the E.T.O. Council to discuss the matter with 
them in all its bearings and to act definitely and finally upon 
its decision. The question to be determined, therefore, was 
whether the objects for which the E.T.O. was formed would 
be furthered better by the E.E.F. or the F.B.I. The standing 
of these bodies precluded the attachment of conditions to the 
impending transfer, and thus rendered a thorough discussion 
of the subject all the more important. Mr. J. E. Richmond, 
in outlining the position of the Engineering and the National 
Employers' Federations in relation to engineering training, 
said that it should be accepted as a fact that the active par- 
ticipation of the E.E.F. in all matters relating to engineering 
training was inevitable, and for this reason the Federation 
believed itself to be the natural agency through which the 
objects of the E.T.O. could best be realised. A definite de- 
velopment of activity in the immediate future was essential, 
and if the continuance of the E.T.O. work was administered 
elsewhere, as, for instance, by the F.B.I., overlapping and 
duplication seemed to be inevitable, and it seemed to the 

E.E.F. undesirable at this critical juncture to allow any seed 
of future confusion to be sown. Mr. W. Prescott, speaking 
for the F.B.I., explained that it had always been the policy 


of their educational section to abstain from direct participa- 


tion in the details of training in any industry that had estab- 
lished, or was willing to establish, an efficient representative 
body for that purpose. Acting on this principle, they had 
recognised the E.T.O. as representing the engineering in- 


dusíry, and were prepared similarly- to- recognise the ‘BE.P. 
The appreciation of the F.B.I. for the work accomplished by: 
the E.T.O., and the sense of their own responsibility toward 

the engineering industry was such, however, that they felt 
bound, in the first instance, to express their willingriess to 
carry it on if asked to do so, and, in the.second plaee, to 
stand aside when, but only when, they felt satisfied that: the 
work would be properly done by someone else. On this 
understanding, and with the expressed intention of both bodies 
to co-operate in the fullest possible manner, Mr. Prescott said 
he would, if the E.T.O. Executive so wished, withdraw- the 
F.B.I. offer in favour of that of the E. E. F. A discussion of 
the issue having ensued, the Executive decided to accept the 
offer of the E.E.F. to take over the: E:T.O., and thereupon 
authorised Mr. А. E. Berriman to carry out all details of the 
transfer. The chairman said that he desired to express ap- 
preciation of the broad-minded attitude adopted by Mr. Pres- 
cott on behalf of the F.B.I. It had been’ the general wish 
of the Executive that the mantle of the E. T. O. should descend 
upon the F.B.I., and it was only the eleventh hour offer of 
the E.E.F. that had caused the enlargement of mind by which 
the best interests were now seen to be served in another 
direction. Everyone would wish, said Sir William Ellis, that 
it were possible to keep these educational questions removed 
from the atmosphere of labour controversies by which the 
E.E.F. was inevitably surrounded, but the E.E.F. was not 
altogether a free agent in ite ehoiee of subject matter, and 
the problems of engineering training, with their attendant 
educational principles, were being forced more and more under 
the direct notice of the E.E.F., and, for his part, he felt con- 
vinced of the wisdom of the Executive's present decision to 
entrust the E.T.O. work unreservedly to the E. E.. 


Resistance Fornace for Zinc Ores.— Chemical and 
Metallurgical Engineering describes a system devised by Frof. 
Charles H. Fulton for the treatment of. zinc ores... The essen- 
tial steps are: Oxidised zinc ore or.roasted zinc concentrate 
is mixed with crushed coke and coal-tar pitch and formed . 
into briquettes 9.25 in. in diameter and 21 in. long in а manner 
similar to that used in the manufacture of graphite or carbon 
electrodes, except that much less care and time are required. 
The composition varies with the nature of the ore... These 
briquettes maintain their form and volume during and after 
the distillation of the zinc. This object is gained by. using 
coke as the matrix and coal-tar pitch as the binder; this 
pitch becomes coke on heating and unites the ore particle 
and the original coke particle into а continuous mass. The 
briquette is an electrical conductor, but only to such,a degree 
that it can be used as а resistor. — е MEA ; 

The second step of the process vonsists in making the 
briquette part of an electric circuit as shown below and hedt- 
ing it by an electric.current to such a degree that the sinc is 
distilled. During this operation, the briquette is covered by a 
movable retort and the zinc: vapour and. carben menoxide 
are conducted to a condenser in which the ziné’is con- 
densed. During the distillation, the briquette acte as a con- 
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Set-up ZiNc FURNACE BRIOURrra CHAR dx. 
tinuous resistor and maintains itself unaltered between the 
terminal electrodes. As the furnace is not limited tothe in- 
ter position of one briquette between the terminal electrodes, 
a large number may be interposed, thus giving a large unit 
furnace. While direct current may be used, alternating cur- 
rent is preferable on account of the ease of voltage.control 
by means of transformers. The furnace at East St. Leuis held 
a charge of 36 briquettes, arranged in twelve columns of three 
each, set within a circle and operuted on a three-phase circuit, 
four columns in each phase, connected in the customary Y 
connection. The amount of charge in this furnace varied be- 
tween 3,100 and 3,200 lb., the amount of ore being approxi- 
mately 1,700 lb. The time of distillation was about 6 hours; 
the total time, including the placing and discharging, was 
8 hours, or three charges worked off in 24 hours. The capacity 
of the furnace was 5.100 lb. of zinc concentrate per 24 hours. 
A proposed larger furnace, taking 19 briquettes weighing 
600 Ib. each, will have a capacity. af. about 8.5 tons af zinc | 
concentrate per retort per 24 hbourr. 
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New Type of Lamp.—The production of a searchlight 
that can be used to send invisible messages for naval purposes 
without the possibility of detection was the problem set by 
Admiral Bullard, of the U.S. Naval Communications Service, 
to the General Electric Co.’s engineers during an inspection 
of the compuny’s works at Schenectady, on October 12th, by 
the British and foreign technical delegates to the International 
Communications Conference. Mr. W. D. Ryan, the company’s 
electrical illumination engineer, promised to see what could 
be done to produce a cylindrical light core, rendered invisible 
by the use of infra-red rays. An incandescent lamp search- 
light of 7,000,000 C. p. was shown to the visitors, who were 
told that experiments had demonstrated that it was possible 
to increase a 600,000 с.Р. light to 1,200,000, without additional 
electrical power, by simply conserving light rays heretofore 
wasted by the employment of parabolic lenses. ‘The labora- 
tory had discovered that searchlight lenses, if built with 
mirrors curved on new lines not parabolic, would conserve 
most of the lost rays, and the discovery was about to be put 
p ше practical use of doubling the power of existing search- 
ights. | 


INSTITUTION NOTES. 


Manchester Association of Engineers.— Mr. Julius Frith, 
M.Sc., M. I. E. E., chose Vibration ’’ as the subject of a short 
paper which he recently read before the Society. ‘The author 
first defined and gave examples of vibration, then passed on 
to the laws governing the time of vibration and their applica- 
tion to particular cases inet with in engineering. He next 
considered the calculation of natural frequency; causes of 
vibration; cyclic irregularity, connection between speed and 
position error; and the effect of the cyclic irregularity of an 
engine synchronising with the natural frequency of its load. 


He showed that the natural frequency of an alternator was. 


explainable on mechanical rather than on electrical grounds, 
and caleuiated the natural frequency of alternators. After 
outlining the causes of trouble aad the natures of cure, the 
problem of running alternators in parallel was discussed. 


Société des Ingenieurs Civils de France.—The British 
Section of the Society intends to hold four or six meetings 
during the 1920-21 session. The first is to be held at the 
Hall of the Royal Society of Arts, John Street, Adelphi, W.C., 
on November 9th. M. Edouard Gruner, President of the 
Society, is coming from France to address the meeting. 


Faraday Society and Institute of Metals.—A joint meeting 
organised by the Faraday Society and the Sheffield Section 
of the Institute of Metals will be held in the Mappin Hall of 
the Uniyersity of Sheffield, St. George's Square, on November 
19th, to discuss papers dealing with various aspects of electro- 
plating. Communications are promised from representatives 
of the scientific side of the electroplating industry in London, 
Birmingham, and Sheffield. Those desirous of taking part 
are invited to communicate with the Sheffield local hon. 
secretary of the Faraday Society, Dr. F. C. Thompson, De- 
partment of Applied Science, University of Sheffield. 


Institute of Transport.—The first general meeting of the 
Institute of Transport was held on October 18th at the In- 
stitution of Civil Engineers, Westminster, and was attended 
by a large number of members. In the unavoidable absence 
of Sir Eric Geddes, M.P., the retiring president, the 
chair at the outset was occupied by Sir Joseph Broodbank, 
who said that much of the success the Institute had 
achieved was due to Sir Eric Geddes and Mr. H. E. 
Blain (the hon. secretary). In presenting its first annual 
report, the Council mentioned that there was now a roll of 
652 members, including 45 graduates and 31 students. The 
entrance fees amounted to £1,473, and subscriptions aggre- 
gated £1,210. А diploma for members, and another for asso- 
ciate members had been approved, and would be issued at 
the earliest moment; premiums and medals would be awarded 
for papers to be contributed, and arrangements had been made 
for a course of lectures on traffic subjects. Lord Ashfield of 
Southwell afterwards took the chair as the new president, 
and in the course of his address, he dealt with important 
aspects in the progress of transport, and suggested lines of 
policy for developing a plan which would deal with the 
educational activities and aims of the Institute. 


Institution of Electrical Engineers.—LIVERPOOlI. SUB- 
CENTRE OF THE NORTH-WESTERN CENTRE.—The opening meet- 
ing of the 1920-21 session will be held on Monday next at 
7 p.m. in the lecture theatre of the laboratories of applied 
electricity at the university. Mr. LI. B. Atkinson, president 
of the I.E.E., will address the meeting and Mr. H. Dickinson, 
chairman of the Liverpool Sub-Centre, will deliver the chair- 
man's address. 


Institute of Patentees (Inc.).—4An institute with the above 
title, from which the word limited is omitted by licence 
of the Board of Trade, was registered on October 15th, as а 
company limited by guarantee. The management ijs vested 
in а Council, and the organising secretary is Mr. С. D. Cole- 
man, with registered offices at 6, Holborn Viaduct, E.C. 4. 


Institution of Civil Engineers.—The one hundred and 
second session will be opened on Tuesday, November 2nd, at 
5.30 p.m., when Mr. John Alexander Brodie, President, will 
deliver an address and present awards made by the Council 
for papers dealt with during the past session. 


Paisley Association of Electrical Engineers.—Mr. W. R. 
Bruce, the president, in an address to the Association, dealt 
with Ihe Developinent of Electric Traction on our Main- 
line Railways.“ zu 

Chelmsford Engineering Society.—On October 21st, at 
the second meeting of the new session, Mr. E. Н. Field 
lectured on Electric Traction " before a large attendance 
of members; Mr. A. Eddington in the chair. The paper 
reviewed the present position of electric traction on railways 
in this country and abroad, and drew attention to the part 
played by national conditions as regards cost of coul, abund- 
ance of water power, severe gradients, &c., In the more rapid 
development of inain-line— electrifieation in Europe and 
America, compared with Great Britain. The requirements of 
main-hne, suburban, and city railways were described, and 
the importance of rapid acceleration for short runs was 
emphasised. In this connection comparison was made between 
the high acceleration attained on city and suburban electric 
railways, and the best figures obtainable with steam loco- 
motives. The merits and disadvantages of D.c., single-phase, 
and three-phase systems were compared, and reference was 
made to the 3, 000-volt b.c. electrification of а large section 
of the Chicago, Milwaukee, and St. Paul Railway, the report 
in favour of the use of high-voltage D.C. issued by the French 
Railway Mission to the United States, and the report of a 
British Railway Commission standardising 1,500 volts D.c. 
for railway electrification in this country. On the subject 
of locomotives, the paper discussed the gearless, geared, and 
side-rod methods of driving. Lantern slides were employed 
to illustrate the paper, these including photographs of some 
of the recent large locomotives made in Switzerland and 
the United States. In the discussion that followed, Мг. 
Burge, M. I. E. E., dealt with the difficulties that confronted 
the electrical engineer in traction work, and Mr. Buyers, 
1 related some interesting experiences in traction 
work. 


The Faraday Society.--On Monday the symposium ar- 
ranged by the Faraday Society and the Physical Society on 
the physics and chemistry of colloids was held at the Institu- 
tion of Mechanical Engineers, Sir Robert Hadfield presiding. 
Prof. Dr. The Svedberg, of Upsala, read the first paper, and 
pointed out the immense importance of colloids, of which 
all living beings, food, clothing, &c., were built up. 


OUR PBRSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELEOTBICAL REVIEW posted as to their movement», 


The I. C. C. Highways Committee has appointed Mr. J. P. 
CROUCH, of the Metropciitan Carriage & Wagon Co., Ltd., to 
act with the general manager as assessor of the designs for 
new tramcars, at a fee of 250 guineas. 

Mr. J. T. Faye, temporary traffic manager of the light 
railways at Southend-on-Sea, has been appointed permanently 
by the T.C. at his existing salary. 

At a meeting of the Blackburn branch of the National 
Association of Local Government Officers, on October 20th, 
Mr. T. WALLWORK, mains superintendent of the Corporation 
electricity department, one of the founders, was presented 
with a gold albert, and Mrs. Wallwork with a gold wristlet 
watch in recognition of services rendered to the branch. The 
presentations were made by Mr. F. P: Wheelwright, the 
electrical engineer. 

Mr. F. T. Bi. LIN G8, who was for 10 years with Jones and 
Attwood, Ltd., of Wordsley, Stourbridge, has accepted an 
appointment as electrical engineer with the Burmah Electric 
Tramways & Lighting Co. 

The marriage took place at St. James’s Church, Forest 
Gate, on October 15th, of Mr. E. W. Jackson, A. M. I. E. E., 
son of Mr. J. Jackson. of Bognor, and Miss Eileen Mary 
Taylor, only daughter of Mr. T. S. Taylor, of Forest Gate. 

At the forthcoming municipal election which takes place at 
Stockton-on-Tees on Monday, Mr. О. F. FaiRLESS, who is 
managing director of the Fairless Engineering Supplies Co., 
Ltd., of Stockton-on-Tees, director of Fairless Electric Weld- 
ing's. Ltd.. of Stockton-on-Tees, and chairman of directors of 
the Engineering and Lighting Equipment Co., Ltd., of St. 
Albans, Herts., is contesting the Central Ward as an inde- 
pendent candidate. His opponent is fighting for the labour 
und co-operative cause. | 


Obituary.—Mr. D. Соке. -– On October 25th, at 17, Addison 
Road, Bed ord Park, London, the death occurred of Mr. 
Daniel Coyle, M. I. E. E. Тһе interment will take place at 
Charlton Cemetery at 11 a.m. to-morrow (Saturday). Austra- 
lasian and Japanese papers please copy. 
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NBW COMPANIES REGISTERED. 


Vickers South Africa, Ltd. (170,990).—Private company. 
Registered October And. Capital, £10,000 in £1 shares. To carry on the 
busines of metal founders and workers, shipwrights, builders and repairers 
of war and other ships, including submarines, dealers in machinery, tackle, 
ships’ furniture and stores, manufacturers of and dealers in guns, gun car- 
riages, torpedoes, ordnance, electricians, electrical engineers, &c. The first 
directors are: F. H. Barker, Lowndes House, Lowndes Place, Belgrave 
Square, S.W. (director, Adam Hilger & Co., Ltd., British Lighting & Ignition 
Co., Ltd., &c.; S. V. Bardier, 48, Grange Road, Ealing, W. (director, Com- 
lete Gas Combustion Co., Ltd., Salvage & Towage Co., Ltd., &c.); N. 
obinson, Westmoor Green House. near Slough (director, Vickers-British 
East Africa, Ltd., &c.) Secretary (pro tem.): C. E. Bardier. Registered 
office: Vickers House, Broadway, Westminster, S.W. 


Grindlay, Ross & Co., Ltd. (11,457).—Private company. 
Registered in Edinburgh, October 18th. Capital, £10,000 in £1 shares. To 
carry on the business of electrical engineers and contractors, manufacturers 
of and dealers in electric, magnetic, galvanic, and other apparatus. The first 
directors are: J. S. Paul, 81, St. Vincent Street, Glasgow; J. Marr, 926, 
Govan Road, Govan, Glasgow; J. Grindlay, Glasgow; J. P. Grindlay, Glas- 
gow. Registered office: 141, Reid Street, Bridgeton, Glasgow. 


“ 7 ** Electric Lamp & Supplies Co., Ltd. (170,924).—Pri- 
vate company. Registered October 19th. Capital, £30,000 in £1 shares. To 
carry on the business of electricians, electrical and mechanical engineers, &c. 
The first directors are: W. Crawíord, Orient House, New Broad Street, Е.С. 
J. Scrivener, 146, Wimbledon Park Road, Southfields, S.W.18; A. G. Marsh, 
274, Durnsford Road, Wimbledon Park, S.W. Secretary: L. W. Ellisdon. 
Registered office: 71, Standen Road, Southfields, S.W. 


General Electrical Construction & Maintenance, Ltd. 
(170,915).—Private company. Registered October 19th. Capital, £1,000 in £1 
shares. To carry on the business of electricians, electrical and mechanical 
engineers and contractors, manufacturers, exporters and importers of cable, 
wire, lines, accumulators, dynamos, &c. The first directors are: Р. О. 
Knowles, [пг 36. Castle Hill Avenue, Folkestone; A. D. Clarke, 30, Shirlev 
Road, Enfield, Middlesex. Registered office: 47, Imperial Buildings, Ludgate 
Circus, Е.С. 4. 


OFFICIAL RETURNS OP ELECTRICAL 
COMPANIES. 
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W. Sisson & Co., Ltd. (82,295).—Return dated October 
Ist, 1920 (filed October 7th). Capital, £50.000 in £1 shares (5,000 preferred. 
38.000 ordinary, and 7,000 deferred); 4.375 preferred, 27,311 ordinary, and 
7.000 deferred shares taken up. £24,286 paid. £14.400 considered as paid. 
Mortgages and charges, £6,224 15s. 6d. 


Stearu Electric Lamp Co., Ltd. (95.340). Return dated 
July 93га, 1920 (filed July 31). Capital £4,070 in £10 shares. All shares 
taken up, £70 paid, £4,000 consklered as paid. Mortgages and charges, nil. 


Spanish Telephone Co.. Ltd. (41,589).—Return dated 
August 2nd, 1920. Capital, £81,000 in 5,600 ordinary shares of £10 each and 
1,250 preferred shares of £20 each; 5,600 ordinary amd 671 preferred shares 
taken up; 253,420 paid, £16,000 considered as paid. Mortgages and charges. 
nil. 


J. 6. White & Co.. Ltd. (66,568).—Return dated Julv 
13th, 1920. Capital, £500.000 in #1 shares (180,000 preferred and 320.000 
ordinarv), 180.000 preferred and 200.000 ordinarv shares taken up; £150,000 
paid, £230,000 considered as paid. Mortgages and charges, nil. 


D.P. Battery Co., Ltd. (44,084). —Return dated Tulv 27th. 
1920. Capita! at date of return, 210.000 in £1 shares (4,996 '' A,” 4.996 B.“ 
and 8 others). All shares taken uo: £10,000 paid. Mortgages and charges, 
£18,000. Capital increased to £100,000 in £1 shares on September 2nd, 1920. 
Two returns of allotment made up to August 20th and September Ist shows 
the. whole of the additional share capital allotted, of which 18,000 shares have 
кен аша for cash and 72,000 distributed among the shareholders by way 
of us. 


Christy Brothers & Co.. Ltd. (90,039).—Return dated 
November 91st, 1919 (filed August 3rd, 1920). Capital. 22.000 in £1 shares 
(14.000 ordinary, 3.000 deferred, and 5,000 7 per cent. cumulative preferred). 
10,537 ordinary, 3,000 deferred, and 250 preferred shares taken up. £4,687 paid, 
£9,100 considered as paid. Mortgages and charges, £4,000. 


Oliver Engineering Co., Ltd.—Issue on October 18th, 
1930, of £300 debentures, part of a series already registered. 


Thermo- Electric. Ltd.—Debenture dated October 5th, 
1920, to secure £13,591. charged on the company's undertaking and property, 
present and future. including uncalled capital and interest in 16.308 fullv-paid 
shares in Burma Finance & Mining Co., Ltd., and proceeds thereof, subject 
to prior charges for £100,000, £50,000. and £50,000 respectively. Holders: 
Electric Furnaces & Smelters, Ltd., and others. 


British Electric Vehicles, Ltd.—Particulars of £50,000 de- 
bentures, authorised October Ist, 1990. and covered bw trust deed of even 
date; amount of present issue £95,000; charged on leasehold property at 
Cambridge Road and Marshside Lane, Southnort, and the company's under- 
taking and propertv, present and future, including uncalled capital. Trustees : 


Copleys Dank, Ltd. 


Torquay Tramways Co., Ltd.—Satisfaction to the extent 
ое on October 6th, 1990, of charge dated March 8th, 1911, securing 


Van Raden & Co.. Ltd.—Mortgage dated October Ist, 
1990. to secure 21.000. charged on certain freehold land and factory premises 
at Great Heath, Foleshill, Coventry. Holder: J. Rankin, Mains of Cairn- 
brocks, Leswalt, Stranraer, Wigtownshire. 


Corona Lamp Works, Ltd.— Mortgage dated October 14th, 
1930, to secure 21.900, charged on the Lysander Grove, Islington, N. Holders : 
Portman Chapel Temperance Benefit Building Society. 


E. Timmins & Sons, Ltd.—Particulars of £10.000 deben- 
tures authorised August 91st, and covered by trust deed of September 28th. 
1920. present issue £0,350; charged on certain freehold lands and premises 
at Runcorn and the companv's undertaking and property, present and future, 


including uncalled capital. Trustees: London County Westminster & Parrs 
Bank, Ltd, 


| CITY NOTES. 


The report for the year ended June, 1920, 
states that after payment of all charges, 
including bonuses due to staff, and making 
provision for all contingencies, there is a 
net profit of £23,017, plus £6,717 brought forward, making 
£29,734, which it is proposed to appropriate as follows: Pay- 
ment of a dividend of 10 per cent. for the year, £12,500; 
writing down goodwill, £5,000; and carrying forward £12,234, 
subject to deduction for excess profits duty and corporation 
tax. During the year the head offices of the company have 
been removed to 36, Grosvenor Gardens, the lease of which 
has been purchased to 1955, subject to a nominal ground rent. 
This investment, added to the requirements of the businese 
under existing conditions, necessitates additional working 
capital, which is receiving the attention of the directors. Pay- 
ment of the dividend declared will therefore have to be 
deferred. In spite of the dislocation in reverting from war 
to peace requirements. the turnover is again greater than that 
of the previous year, while the orders in hand indicate a further 
material expansion during the current year. Although the 
available profits on contracts have been adversely affected by 
the increasing cost of labour for which it has been difficult 
to make adequate provision, it is anticipated that in this 
respect conditions will improve, and current orders show 
better results. The directors have voted £673. being part of 
the extra remuneration to which thev are entitled under the 
articles of association, towards the staf bonus account. 


Drake and 
Gorham, Ltd. 


North Melbourne Electric Tramways & Lighting Co., Ltd. 
—The report for the year ended September 30th, 1919, states 
that the gross receipts show an increase from £44.203 to 
445.764. and the expenses increased from £33,825. to £34,536, 
due mainly to the increase in wages and cost of materials. 
The net revenue was £11.298, us compared with £10,379; 
£8,350 has been absorbed by payment of debenture interest 
and £2,878 has been transferred to reserve for renewals, 
making that fund £11,830. The business was adversely 
affected by the strike of scamen. 


Montreal Tramways Co.—The report for the year ended 
June 30th, 1920, states that gross revenue amounted to 
$2,375,579 and expenses to $1.923,071, leaving net income 
$452,508. Three quarterly dividends of 2} per cent. each 
absorbed $290,550, leaving a balance of $161,958, which. added 
to $1,039,818 brought forward, makes a total of $1,201,776. 
from which there has been appropriated $255,601 on account 
of deferred dividends paid during the year and $5,000 voted to 
the widow of one of the officials, leaving а general surplus 
account of $941,176. From February 10th. 1918, to June 30th, 
1920, the revenue has not been sufficient to meet the require- 
ments under the new contract, the shortage being $1,728,912. 
of which $1,192,694 is pavable to the City of Montreal when 
received. after payment of all prior charges and $223,547 to 
the contingent reserve fund. 


Electric Supply Co. of Victoria, Ltd.—The accounts for 
the year ended March 31st. 1920, show that the revenue 
was £105,053, against £101,220 in the previous year: the 
expenditure .£69.712. г inst 267.159 for 1918-19, and the 
gross profit £35,341, against £34.061. Lamps connected 
268,544, against 252,407 the previous vear: tramway pas- 
sengers 5,316.136, against 4,898,102. The balance to the 
credit of profit and loss account is £33,764. plus £24,136 
brought forward, making £57,900 less £14,796 for debenture 
interest and charges. It is proposed to pay on account of 
arrears of preference dividend £10,500 and to carrv forward 
£43,103. Debenture stock redeemed to date £81,642. The 
meeting was held in London on October 13th. 


Stock Exchange Notices. ——The Committee has ordered 
the following to be officially quoted :— 

Callender's Cable & Construction Co., T,£d.—100.000 ordinary 
shares of £1 each. fully paid (Nos. 400,000 to 500.000). 

Vickers. Ltd.—7,653 ordinary shares of £1 each, fully paid 
(Nos. 19.307,981 to 19,315,633) ; and 18.065 5 per cent. cumula- 


tive preference shares of £1 each, fully paid (Nos. 6,845,763 
to 6,863,827). — 


Prospectus.—W. H. Dorman d Co., Lid., are issuing 
£300.000 8 per cent. participating seven-year notes at £95, 
together with 50,000 ordinary shares at 22s. per share. 


Kaministiquia Power Co.—Dividend of 2 per cent., being 
at the rate of 8 per cent. per annum on the common stock 
for the quarter ending October 31st. | 


Babcock & Wilcox.—Interim dividend at the rate of 


IS. 43d., equal to 7 per cent., free of tax, for -the past six 
months. 


United River Plate Telephone Co.. Ltd.—Interim divi- 


dend at the rate of 6 per cent., free of tax, on the ordinary 
shares for the half-vear. 


Brisbane Electric Tramways Investment Co., Ltd.—In- 


terim dividend of 8 per cent. per annum, free of tax, on 
ordinary shares for the half-year. 
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STOCKS AND SHARES. 


,  TuBsDAY EVENING. 
STOCK "EXCHANGE markets started off the week with a sur- 
prising degree of strength. Surprising, that is, in the light 
of the uncertainty Which still existed with regard to the strike 
outlook. : The public evidently take the view that at the Wed- 
nesday conferences this week agreement will be reached be- 
tween the Government and the railwaymen and also, it 18 
hoped, between the Government and the coalminers. On the 
strength of the strike-fever abating, buying orders poured into 
the markets in liberal fashion during Monday and Tuesday. 
There was something of a halt towards the latter end of busi- 
ness’ to-day (Tuesday), but the strength of markets continued 
to He: well maintained, and, although some of the buyers admit 
that ‘they dre skating upon fairly thin ice, confidence runs 
high, in. the -expectation of sanity regaining the upper hand 
and labour returning to its ordinary avocations. ao 

In these circumstances, prices responded with improvements 
in nearly all the markets round the' Stock Exchange. It is 
not as though the movement were purely sentimental either. 
Improvement. in prices has been brought about by a consider- 
able volume of buying stimulus, and this, coming upon а 
market in which there was no great amount of floating stock, 
caused the all-round appreciation of values. It can hardly be 
said that any one market commands greater prominence than 
the other in this advance, although oil shares, ав usual, mono- 
polise the greater part of the speculative investor's interest at 
the present moment . . M 

Home Railway stocks went ahead with the rest. Even 
those of the steam lines participated in the buoyancy which 
spread from one end of the House to the other. Amongst 
Undergrounds, one of the features is the strength of the £10 
shares 0 the Underground Electric Railways Company. 


These rase 5s. to 93, and the income bonds at 704 show а gain. 


of 9 points. The “А shares are sixpence better at 78. 
Métropolitans and Districts have been inclined to lag behind 
thé others; indeed, the prices of both are 10s. lower on the 


week. Several of the prior-charge issues are also harder, and 


the anonetary outlook is quoted as being likely to exhibit some 
degree of ease. in the near future. Possibly the Stock 
Exchange. aud its clients may be rushing the improvement 
rather too quickly, but it must be admitted that the fall has 


7 


been protracted, and that, although prices had not slumped 
so.severely as many. people expected them to do, the hope of 
labour conditions being settled оп a niore permanent basis of 
peace is suficient to. pluck up the courage of many people 
who for weeks past have been afraid to adventure their capital 
in stocks and shares. | M К 

‘Amongst роте electricity, shares, Chelseas at 22 have lost 
Traction which they gained a week ago, and. Brompton 
dinar! 6 now: return the level 10 per cent. оп the mohey. 
Westminster ordinary at 5 pay the same rate, and London 
Electric preference can be bought at 3, also to give 10 per 
cent. County ordinary at 78 return little short of 11 per cent., 
allowing for accrued dividend in the price, while City Lights. 
obtainable at 228. 6d.,.offer the investor nearly 9 per cent. 
Sguth. Londons could be bought (and they are extremely diffi- 
cult, to get); the return: would be over 94 per cent. on the 
money, while Cbaring Cross offer 10} per cent. These are 
big yields even in.days like these, arid, as this is the season 
of, the year when interest in illumination shares is generally 
uickened. there might be a chance for improvement if the 
coal outlook were to become less obscure. | 

„Тһе City of London Company has taken the bold step of 
counselling, its customers to use ав little light as possible dur- 
ing--&he « crisis, and, with the return of Greenwich time, it 
suggests that everything should be done in order to speed up 
work in offices, &c., with a view to enabling an early return 


name in the evening and & corresponding saving of electric 


current. No one will suppose that investors are likely to pay 
any. particular: attention to electric lighting shares go long a8 


the coal situation continues critical, but if this were to become 
more normal, it might be worth the while of people, who are 
repared te wait for capital appreciation, if they started to 
uy-a few of the best-class lighting shares. rt 
Edisons at 18s. are another is. down, and British Insulated 
receded to 1. India-rubber shares at 1 3/16 are also 1/16 
lower, but on the other hand, British Aluminiums recovered 
to:90s...and Babeock & Wilcox have risen to 21 on .the 
pleasantly-unexpected increase in the interim dividend from 
6 per cent. to 7 per cent. This came as а surprise, for most 
реср\е had assumed. that companies of this class were not 
likely to do more than maintain their previous rates. Other 
manufacturing shares are steady. There has been a little 
buving of General Electrics, raising the price to 268. 3d. апа 
Siémens at 94s. Gd: have regained their last week’s decline. 
“Amongst cable shares. Westerns have risen to 15, and so 
stand higher than the other tliree partners in the quartette, 
which comprises: Eastern Extensions, Eastern Telegraph 
ordinary,. and. Globe ordinary. The principal feature in this 
market is the recovery in Marconis. the shares having risen 
to 21 on speculative purchases. For some time past the 
market hab been 1n disfavour owing to the Government action 
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for this there appears to be no foundation. 
Marconi Marines have recovered with the parent “shares, 80 


preference have eased off to 16s. 3d. 


g at 98. 6d. 
and the. 
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Mexicans are moving aimlessly, the 5 per cent. ponds of the 


Mexico Tramways Company shedding 14, while Mexican Light 
and Power first mortgage bonds rose 8 similar amount. 


34 per cent., {тее of tax. div 
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Rubber shares atiffened a trifle, оп the expe 
industry will benefit from the coming into 
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POWER FACTOR. 


By C. 


THE discussions on my articles on power factor have 
been interesting and stimulating. I have reason to 
believe that something will come out of them, and that 
commercial interest in the subject will be increased. 
Power companies are wakening up to the commercial 
meaning of low power factor, and in the future we shall 
see a great deal more interest taken in the subject than 
has been in the past. 

My personal belief is that the way to deal with low 
power factor current is to meter the wattful and the 
wattless components separatelv, and to make a charge 
to suit each case. This, of course, only applies to large 
consumers, say, to people paving something of the order 
of £500 or £1,000 per annum and upwards. 

Messrs. Harvey and Dorey appear to have a dislike to 
the mechanical analogv. They are not alone in this 
dislike, but the fact remains that some of our greatest 
authorities, such as Clerk Maxwell, and Kelvin, made 
ample use of the mechanical analogy, and they knew 
something about theory also. 

To come to the question of what wattless currents 
really are, Mr. C. H. Harvey, B.Sc. (London), writes:“ 

* Mr. Turnbull states that at one part of the cvcle cur- 
rent comes from the generator and at another part it re- 
ceives current as a motor. . . . This“ wattless " current 
is there all the time, a varying portion. of the measured 
current at times in the cycle, and an opposing current pre- 
venting a portion being measured at other times, but always 
there, as an alternating current, never taking power from 
the generator (it causes heat losses in the copper and iron, 
but this only adds a small percentage to the power current, 


and is measured as power to the regret of the consumer), 
and never giving power back." 
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After reading this statement of Mr. IIarvey's, I 
turned up Silvanus P. Thompson’s ‘* Polyphase Electric 
Currents." The following extract from 'CThoinpson's 
book will serve to show the difference between his ideas 
and those of Mr. Harvey (see fig. 1). 

During the partial periods II and IV, when there is 
agreement in sign, the machine is in the condition of being 
a generator, and will require to be driven, the currents in 
the armature setting up a counter torque. But during the 
other partial periods I and III, when there is opposition in 
sign, the machine is in the condition of being a motor, and 
will tend to drive itself, the torque helping it on.” 

Mr. Harvey and Dr. Thoinpson differ, and I propose 


to assume that Thompson is right. 

If Mr. Harvey will read carefully Dr. Drvsdale’s 
book on alternating current with its wealth of mechani- 
cal analogies, he will get a new light on the whole sub- 
ject of alternating current. 

It may. help to make the subject clearer if we 
depart from the ordinary method of representing 
currents by means of curves having a base line of time. 
and make use of a base line representing space. This 
will give us an accurate comparison with the indicator 
diagram of a steam engine. 

In fig. 2 let the conductor с move to and fro with a 
harnionic motion along the line Ав, in a magnetic field, 


In view of Mr. Harvey's letter in the ELECTRICAL 
Review of October 8th, in which he withdrew part of his 
criticism, the author had thought of cancelling this refer- 
ence; he has, however, let it stand because it probably 
represents the view of other readers. 
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TURNBULL, M. I. E. E. 


the conductor being at right angles to Ше paper, so 
that we see the end only. Let it slide on bars which 
serve as contacts to our instruments. Then a voltage 
will be generated along the conductor, and (with a 
suitable scale) the voltage curve will be represented by a 
circle, as shown. If we draw off current through а 
plain resistance the current curve will be a circle, or an 
ellipse, according to the amount flowing. Let it be 
represented by the ellipse as shown in the figure. The 
ampere diagram is thus something like that given by 
à reciprocating engine. 

Now let us draw off the current through a resistance 
and inductance in series. The effect, per fig. 3, will 


. be that when the conductor gets to B, the current will 


continue to flow under its momentum, and will, in fact, 
flow against the voltage when the conductor is returning. 
In the diagram it does not cease to flow until the con- 
ductor has returned to the point с, after which it re- 
verses and flows with the voltage. When the conductor 
reaches A, the current also continues to flow in the same 
direction, and does not reverse until the conductor 
reaches p on the return journey. 

When the current is flowing against the voltage, the 
conductor is being motored instead of driven, as ex- 
plained by Dr. 8. P. Thompson. 

Let us now consider the engine diagram. We take 
that of an oil engine, as it has large compression, which 
suits our purpose when we want to talk about out-of- 
phase currents. It is shaped somewhat as shown in 
fig. 4, and we get something which corresponds very 
closely to the electrical diagram. When the piston 


Fia. 3. Tia. 4. 


moves from А to В the compressed gases do work on it, 
but on the return stroke the piston does work by com- 
pressing the gases, the effect being similar to out-of- 
phase currents. 

Where is the wattless component in these two cases? 
It is represented by the part hatched in each diagram. 
Probably people do not often think that a reciprocating 
engine diagram does show a wattless component, but it 
is there plain enough, when one looks for it. The effect, 
in the case of the electric generator and the reciprocat- 
ing engine, is precisely similar. In each case one gets 
no loss shown on the indicator diagrams, Yet in each 
case we require bigger plant where there is a wattless 
component ; the engine requires a bigger cylinder, and 
the generator requires heavier conductors. 

Likewise the wattless component brings about a real 
loss in each сазе. In the engine there is leakage, and 
increased friction over what would take place if one 
could run without compression, while in the generator 
there is inevitable loss owing to the larger current flow- 
ing in it and in the mains. 

If we seal up the engine cylinder altogether. and drive 
it by an outside source of power, at the same time leav- 
ing sufficient clearance at the cylinder end to keep the 
pressure within reason, we get a diagram something 
like fig. 5. This diagram is wattless, that is, there is 
as much power (or nearly as much) given on the motor 
stroke as is absorbed hy the compression stroke. Let it 
be noted that although the diagram is wattless, the 
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stresses on the engine are quite as great as if it were 
doing work all the time. Likewise, although the dia- 
gram is wattless, power 1s required to drive the engine, 
to make up for friction losses. We assume a flywheel so 
large that the engine runs steadily requiring a practi- 
cally steady power to drive it. 

If the periodicity were reduced to one per two minutes 
we would see low P.F. in quite a different form. With 
the generator running on nearly wattless load, we would 
кее that: it was running on load for one minute, while 
during the next minute the current would be surging 
back and motoring the generator. It would in fact be 
necessary to put some kind of brake on it to prevent it 
from running away. 

We are now in a position to see wliat is the function 
of а wattless meter. Current at low P.F. may be 
analvsed into wattful and wattless current, just as the 
steam engine diagram may be analvsed into the working 
part and the compression part. It is possible to get 
meters so arranged that one will meter only the wattful 
component, while the other will meter the wattless com- 
ponent. At first sicht it might seem ridiculous to state 
that a wattless meter showed 100,000 units, but this 


== еә Ф = = o « 


Ira. 6. 


Fic. 3. * 


really means that the consumer has taken. 100,000 units 
from the mains and has put them back again as current. 
He is like the banker’s client who pays in £100,000 
and draws it out again for expenses, a very usual busi- 
ness with banking accounts, as Mr. Dorey should know! 
It might seem that the two transactions balance each 
other, but they do not. The banker has to provide a 
staff of clerks, &c., to deal with the money. Similarly 
there is not a true balance with the electricity suppliers. 
They have to supply mains and plant to deal with the 
extra current which is required owing to the low P.F. 
The banker charges for his services on the turnover, 
and similarly electricity suppliers inay reasonably make 
a charge on their turnover, as shown by the wattless 
component meter. This system seems to be the most 
equitable possible. The consumer can either. pav fer 
his wattless units, or he can improve his plant to use 
less of them. 

Before the method can be put into full operation, 
it will doubtless be found necessary. to explain the why 
and wherefore of it all to hard-headed business men. 
The northern ones, at any rate, like to know what they 
аге paying for! For this purpose the banker's analogy 
may be found useful. The day max come when Messrs. 
Harvey and Dorey will both be glad to make use of it! 


Electricity in Hamburg.— The working of the Hamburg 
electricity works in which the State of Hamburg holds a large 
financial interest has resuited in net profits of 10,122,000 marks 
in 1919-20, as compared with 4,136,000 marks in the preceding 
year, and the dividend on the ordinary shares is at the rate 
of 84 per cent., as against 5 per cent. in 1915-19. The better 
results are attributed to improvements made in the plant which 
have permitted of the realisation of economies, particularly in 
the consumption of fuel. On the other hand, the Hamburg 
Elevated Railway, which is also a jointly owned undertaking, 
is unable to earn sufficient to defray the working expenses, 
and the sum of 3,000,000 marks has to be provided quarterly 
out of State funds to pay bonuses to the employés. It is 
thought that the railway will soon have to be transferred 
entirely to the State, which has guaranteed the dividend on 
the old shares, unless the income can be raised so as to meet 
the current working expenses. 


THE REGAN TRAIN CONTROL SYSTEM. 


ЕХРЕНТЕХСЕ has shown conclusively that an intelligent mind 
and a skilful hand must at all times be used in operating and 
controlling a high-speed train. The mind, however, is subject 
to lapses or distractions; the human mind functions at times 
somewhat independently of thé being whom it controls; at 
times somewhat mechanically. ‘Lhe quick and accurate 
functioning of the human mind should not, therefore, be 
depended upon, as a last resort, where human life is at stake. 
In this connection it is interesting to recall that in reporting 
on recent railway accidents in this country Ministry of Trans- 
port inspectors have pointed out the desirability of the early 
introduction of automatic train control on British railway 
sVstems. 

The necessity for automatic train control must be apparent 
because of the fact that even where automatic block signals 
are installed there is no absolute protection. An automatic 
signal is connected to. the train behind which it stands; but 
there is no tangible connection between the signal and the 
approaching train, and thus a dangerous gap remains un- 
spanned. Automatic train control is designed to bridge this 
gap; by its use conditions ahead actually control the approach 
of the train behind. Automatic train control is particularly 
essential to safe and economical operation where, as in the 
lowlands of England, at times dense fogs prevail. With trains 
properly equipped with the“ Regan " automatic train control 
devices, including cab signals high speed сап be safely 
maintained and the fogmen and special flagmen ordinarily 
used to safeguard. traffic may be assigned to other duties. 

On September 30th. last, preliminary demonstrations (offi- 
cial tests are to follow later) were carried out on the Great 
Eastern Railway Co.’s system between Grange Hill апа Fair- 
lop, Essex, in the presence of ofhcials of the Ministry of 
Transport, railway engineers, and other interested. personali- 
ties, with the“ Regan“ Safety Devices Co.'s automatic train- 
control system, which we describe hereunder. Before going 
further, however, it might be well to point out that the above- 
named company should not be confused with the American 
organisation of a similar title. An entirely new company is 
being formed in this country, and the Regan " devices are 
to be manufactured m England. 

The control system consists of two elements; one comprising 
the locomotive equipment, and the other, apparatus located 
on the roadside. The former equipment consists essentially 
of a speed circuit. controller, an electro-pneumatic. valve, a 
shoe mechanism, relay, storage battery, release key, and the 
necessary conduits and wiring for the electric circuits; also 
visual or audible cab signals when desired. Fig. 1 shows the 
arrangement of the various parts as installed on the G.E.R. 
locomotive for the above-mentioned tests. The roadside equip- 
ment consists of a ramp and the necessary connections, illus- 
trated in fig. 2. 

The locomotive equipment is so arranged and interconnected 
as to cause the shoe stein. to pick up an indication from the 
roadside apparatus of the proper characteristic to actuate the 
relay to one of three positions, namely, ' full proceed,” 
“caution,” or "stop." As the shoe rides up the inclined 
surface of the ramp it moves the electric степе controller. to 
disconnect the storage battery, at the same time connecting 
the ramp circuit: Which remains connected during the travel 
of the shoe over the horizontal surface of the ramp. As the 
shoe rides down the inclined surface at the leaving end of the 
ramp the storage battery is again connected and the 
roadway circuit cut of. When a full proceed. or 
caution indication is received, the storage battery 
thereafter supplies the indication so received, until the 
characteristic of the current is changed to actuate the relay 
to the other position, or to stop the train as the case may be; 
excepting that the storage battery is cut off from the circuit 
and energy from the roadside apparatus is substituted at each 
signal or ramp location momentarily, thus checking the in- 
tegritv of the roadside and locomotive equipment. When 
the locomotive equipment is actuated to the full proceed 
position, the storage battery supphes energy, through a circuit 
controller directly. connected. to the stem of the shoe mech- 
anism, and to the magnet of the electro-pneumatic valve; 
thus actuating the valve so that it closes the brakepipe vent 
and opens the reservoir supply to the engineman’s brake valve. 
While in the full proceed. position the speed circuit controller 
is cut out from the circuit entirely. 

When the character of the current is changed by the road- 
way apparatus and the locomotive equipment is actuated to 
the caution position the circuit is as above described, except- 
ing that the speed circuit controller is automatically connected 
into the circuit. If a train exceeds the predetermined speed 
for which the speed circuit controller is adjusted it operates 
to de-energise the electro-pneumatie valve, thus opening the 
brake pipe vent and causing a service application of the brakes, 
at the same time closing the reservoir supply to prevent the 
brakes being released by the engineman's brake valve. When 
the speed has been reduced to the point at which the con- 
troller is set it operates to close the electric circuit, thus again 
energising the magnet of the electro-pneumatic valve, closing 
the brake pipe vent and restoring the reservoir pressure to 
release the brakes. 

Having received a caution indication the speed is automa- 
tically restricted. throughout the caution block, the brakea 
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applying automatically whenever the train exceeds the pre- 
determined speed and releasing automatically whenever the 
speed is reduced to the proper point. А stop indication is 
received whenever the shoe contacts with a ramp which is de- 
energised. Under such a condition the locomotive circuit 18 
opened, thus operating the electro-pneumatic valve to vent 
the brakepipe, and causing an application of the brakes, at 
the same time closing the reservoir supply to prevent release 
of the brakes at the engineman's brake valve, as described 
for operation under a caution indication. 

In the operation of this system an application of the brakes 
is made by the automatic control apparatus when any of the 
following conditions exist: (a) When a train passes a signal 
in the caution position, or a ramp carrying the caution charac- 
teristic, at excessive speed; (b) whenever a train exceeds the 
predetermined speed while running in a caution block or over 
limited speed territory; (c) at a stop signal or de-energised 
ramp. 

When an automatic application of the brakes is made by 
the control system, it may be released, with the device in ser- 
vice, only by one of three methods: (1) By automatic release 
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lia. 3.—SPEED-CONTROL MECHANISM. 


as in caution or limited speed territory when the speed is 
below that for which the speed controller is set. (2) Ву 
automatic release as when passing over caution or lnnited 
speed territory to a clear block, or to unlimited speed territory. 
(3) By operating the release switch to pass a stop signal or a 
de-energised ramp. 

In order to proceed, after having been brought to an auto- 
matic stop, or to pass a stop indication, it 1s necessary for 
the engineman to operate a release switch provided for that 
purpose. The train may then proceed, but only under auto- 
matic speed control, until the next ramp location is en- 
countered when, if the block be clear, unlimited speed will 
be restored. 

Ordinarily the system is so installed that no part of the 
automatie control equipment is located in the engine cab, its 
operation being entirely independent of the engineman. It 
does not in any way interfere with the control or operation 
of the train by the engineman so long as he obeys signal 
indications and operates the train safely when closing in upon 
an obstruction, as a preceding train. 
promptly when the engineman fails. 

The speed-control mechanism is housed in a dust and water- 


Fia. 4.—SHor MECHANISM. 


It operates, however, 


proof case, and is attached to the locomotive as shown in 
fig. 3. It consists essentially of two parts, one of which 
revolves with the axle to which it is connected; the other 
part being arranged for connection with the locomotive circuit 
by means of a substantial flexible conduit. 

The speed controller is of the centrifugal type, the governor 
being rigidly bolted to the end of the axle. As the wheel 
revolves the centrifugal governor operates a circuit controlling 
device which is adjusted to any predetermined speed. Con- 
nection to the circuit is made by means of fixed contact 
springs and binding posts properly insulated. 

The shoe mechanism, fig. 4. 1 mounted upon the tender or 
locomotive. It consists of a shoe stem, cylinder, and a circuit 
controller. The latter is attached directly to the shoe 
stem, which in its travel over the ramp moves a sufficient 
distance to. provide ample movement for selecting. between 
the locomotive and the roadway energy. The shoe stem is 
held in position for contact. with the ramo by means of the 
eviinder into which the upper part of the shoe stem is fitted, 
the cylinder being directly connected to the brake pipe, so 
that the shoe stem is held in the down position under pres- 


Fia. 2.—Track Rawr. 


lia. 5.— ELEcTRO-PNEUMATIC BRAKE VALVE. 


sure. When the shoe contacts with the гатар constant pressure 
is available throughout the movement, the brake pipe acting 
as a reservoir to receive the volume of air displaced from the 
cylinder and to restore the shoe stem to its normal position. 
The latter 18 also directly connected with the brake pipe, 
being drilled almost throughout its length to ensure a service 
application of the brakes in case from any cause it should be 
broken off in service. A bolt lock is provided for fastening 
the shoe stein in the up position in case it is desired to operate 
the locomotive fitted with the control equipment outside of 
train control territory. When the stem is so secured the 
locomotive cireuit is de-energised, thus conserving energy 
from the storage battery. 

The electro-pneumatic reservoir and brake valve device is 
connected directly to the reservoir supply line, it is also pro- 
vided with a connection to the brake pipe. fig. 5. When the 
magnet is energised that part of the valve controlling the brake 
pipe vent is closed, and the part controlling the main reservoir 
pressure is open, so that the engineman has full and un- 
restrieted control of the train brakes. When an automatic 
application is made the magnet is de-energised, the brake 
pipe vented so as to provide a service application, and the 
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reservoir supply closed, so that the brakes cannot be released 
from the engineman's brake valve. 

The roadside apparatus consists of a ranp, fig. 2, a battery, 
relay, and the necessary wiring for connecting the ramp with 
the signal system, or with the track circuits, or both as the 
case may be. The ramp is built up of angle iron with a 
copper insert; it is mounted upon cast-iron supports bolted 
to standard sleepers, being separated from the latter supports 
bv a suitable block or wood stringer. It is made with an 
incline at each end to ensure proper movement of the shoe 
mechanism. A standard signal battery, of 10 volts, will pro- 
vide ample current for proper operation of the roadside 
apparatus. The Regan " control may be adapted to апу 
existing signal system; where automatic block signals are in- 
stalled, the control circuit for the signal system may also be 
used for the train control чум еш. 

From the description above given it is apparent that the 

“ Regan " apparatus embraces a comprehensive system of 
automatic train control which, when properly installed, will 
in fact space trains and prevent collisions. The security to be 
obtained by its positive speed control will, we trust, recom- 
mend the system to favourable consideration. 


THE CLASSIFICATION OF ENGINEERS. 


AN important report has been submitted to the United States 
Engineering Council by the Committee on Classification. and 
Compensation of Engineers, in which it is stated to be the 
intention of the committee to undertake a vigorous campaign 
for the purpose of securing recognition of the classification 
of various positions. The conunitte hopes that it will receive 
the earnest backing of engineers throughout the country in 
making the classification. effective. Its immediate ain is to 
secure for competent engineers such status and “ compensa- 
tion ' or, as we should say, salary, as will enable the engineer- 
ing profession to “attract and retain men of proper calibre 
to assume responsibilities successfully." 

A Congressional Joint Commission has been investigating 
the same subject, and has presented a report to Congress, in 
Which it is observed that the salary and wage rates for posi- 
tions involving like duties and responsibilities, and calling 
for the same qualifications, show wide variations, and that the 
Government has no standards to guide it, with the result 
that serious discontent obtains, and the national service has 
become unattractive to technical men; waste of money, in- 
justice to individuals, and inetficiency in administration are 
the outcome. Remedial measures are proposed, and аге set 
out at some length in the мелен Mae Манахі, together with 
the systems of classification. proposed by the Commission and 
by Engineering Council respectively, That of the latter, in the 
case of civil engineering, as an example, embraces the follow- 
Ing grades : Chief ehzincer, eincr. sentor assistant engineer, 
assistant епишее r, junior assisi: int engineer, senior aid (осе), 
senior aid (tie ld), aid (o. and f.). junior al (o. and f.). 

The "wd 7 grades range from the rank of tracer and junior 
draughtsman (without previous e \penience) up to that of super- 
vising draughtsman with five years! experience or caliece 
training. ‘Lie professional service grades begin with the 
junior. assistant engineer, Who must have passed through a 
standard ourse of instruction and secured a professional degree 
Without experience, or nust have otherwise üequired a know- 
ledge of. engineering science, together with experience (Lour 
years! training); his duties are to take charge of surveying or 
construction parties. to design details from Sketches, we.. 
under supervision, The." assistant engineer is responsible 
for à minor subdivision of an organisation, mum take charge 
of field. work, &., and must have spent two years as junior 
assistant or the equivalent, and possess а professional degree, 
or, in its absence, four vears’ additional experience. A 
"senior assistant engineer " must have bad executive charge 
of work for five vears (three of which as assistant engineer, 
one in responsible post); " engineer " eight years (three vears 
as senior assistant, three vears in responsible charge): hier 
engineer 7 12 years. (four years ах engineer, five vears in 
responsible charge). Particulars of the proposed salaries for 
these posts are give iy, the lowest Qqunior aid) bere М] ӨЕ] 36d, 
average 81,240. (say 45 250), and the highest SS., sav, C.). 

The salaries proposed by the Commission are in general lower 
than those of the commnittee, by 25 or 30. per cent. 

These are praiseworthy attempts to arrive at a satisfactory 
classification of engineers. While the exemple detailed re- 
lates to civil engineering, the ү in is applied to 23 branches 
of engineering, one of which. of course, is electrical. 

Conditions diver considerably between the United States 
and this country, but the need for chassiffestion is cominen 
to both: the schedules of the Joint Industrial Board for Elec- 
tricity Supply constitute our nearest parallel to the Engineer- 
ing Councils code, but are of restricted application. When 
we get an Engineering Council of our own, as we hope to do, 


the work done by the American bedy will be very helpful 
to it. 


THE RUSSIAN ELECTRICAL INDUSTRY 
DURING AND AFTER THE: WAR. 


FAVOURABLE PROSPECTS FOR FOREIGN MANUFACTURERS.. 
As is well known, the electrical manufacturing. industry in 
Russia prior to the war had not reached the stage of being 
Independent of cther countries, but had largely to rely upon 
firms in Germany, which had also established branch works in 
Russia, or were otherwise represented in that country. On 
the other hand, the competition offered by other countries m 
the Russian market was insignificant, and even the non- 
German financial groups which obtained concessions. for 
power stations and tramways are said to have carried them 
out mainly with the participation of German firms. Under 
these circumstances it is of particular interest to hear what a 
German has. to say concerning the electrical industry in 
tussia during the past tive years, as is related by Herr N. О. 
Lifschitz in a recent issue of the Berlin E. 7. Z. Although not 
specifically mentioned, it would appear that the author was 
one of the Germans who remained in Russia during the war; 
his statements are summarised below :— 
‘The outbreak of the war naturally led to 
Machinery from the suspension of business relations with 
other Countries. Germany. As the Russian manufacturing 
works produced mainly articles which 
could be more favourably made in the country owing 
to the Customs tariff, but very few products of bulk output 
(installation materials, measuring instruments, cut-outs, &c.), 
аз Well as machines and apparatus of complicated construc- 
tion, it was necessary at once to seek markets for obtaining 
substitutes for the deliveries which were no longer available 
from Germany. The Russian firms sent representatives to 
other countries for this purpose, and although machinery and 
plant were procurable early in the war, as a result of the 
existence of large stocks, the conditions in this respect under- 
went a change as the belligerent nations themselves re- 
quired the materials for war work. A further difficulty 
arose from the fact that the German practice introduced in 
Russia differs from that in use in other countries, so that 
it was first necessary for the latter to adapt their manufac- 
tures to the Russian standards, whieh are identical with 
those of the Verein Deutscher Elektrotechniker, of Berlin. 
Sweden and Denmark first came into consideration for de- 
liveries. It was impossible, however, for the Swedish firms 
fully to meet the, great demand; and then the transport 
which was characteristic during the war of manufactures from 
hostile countries, via neutral countries, to Russia, was com- 
menced. [t was thus actually possible to receive German 
machinery in Russia during the war, and at first of the same 
types as in 1914. until the deliveries became difficult, owing 
to high duties, the more uncertain tr: ansport possibilities, and 
the gradual substitution by Germany of iron for copper. 
Holland. also participated in the business to some extent, 
together with Japan, although the latter's plant was not 
good, and Japan, therefore, had to restrict her exports. to 
those of рх, conductors, and installation. materials. The 
alterations in the standards for machinery and apparatus 
Which were made in Russia in T917 were not of much advan- 
tage to Japan, whose deliveries, except lamps and conducting 
materials, were limited solely to Siberia. 
The participation of France was limited 
Orders for to the supply of some instruments of pre- 
America and eision, apparatus, and special machines, 
England. and that of Switzerland to meters and some 
machines and turbines, whieh in certain 
cases were on the way fo their destination for a period of two 
vears or even longer. Nevertheless it was soon perceived that 
the only sources could be the United States and England. to 
some-extent, because the latter was largely occupied on herown 
requirements. As a consequence, the Russian A. E. G. entered 
into relations with the General Electrie Co., of Schenectady, 
the Siemens Schuckert Works with Siemens Brothers, and the 
Dynamo Co. with the Westinghouse Co. At first the eon- 
nections took the form of simple purchasing transactions, and 
were limited to orders for quick delivery; but the Russian 
industry was too much accustomed to German products. to 
brenk off for ever and introduce new types. In the middle 
of [915 the conclusion was reached that the war would not 
хооп be over, and as à consequence a beginning was made 
with the placing of orders for large machines for remote 
delivery. In the meantime the works in America and England 
became crowded with orders, so that the time for delivery had 
to be extended, and not seldom reached from 12 to IS months. 
The first noteworthy deliveries from these countries only 
arrived towards the end of 1916, and as the Russians thereby 
get to understand: леви and Bnglish types for the first 
time. business became brick. and the value of the orders 
placed. in Emsland and Atperies prompted to 985 ОО or 
eom) or [атна] roubles at the end of 1917, although these 
vere oniy ру executed. as the revolution took place in 
the meantnne. 

The author proceeds to state that many of the machines and 
apparatus which reached) Russia were held. up at the ports 
of Archangel, Vladivostock, and Alexandrowsk, as the 
railways were unable to transport to the interior the immense 
quantity of goods which had accumulated. at the ports; and 
millions of hundredweiglits of goods rema there to-day. At 
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the most, from 20 to 30 per cent, of the machinery and ap- 
paratus ordered reached the interior before the blockade was 
declared, and à still smaller percentage had been set in opera- 
tion. What was placed in service proved to be of excellent 
quality, the American and English machines being liberally 
dunensioned; the measuring instruments and apparatus were 
very heavy, and soundly constructed, and the prices were 
consequently excessively higher than those of German manu- 
factures, and the freight and duty were likewise consider- 
ably greater. The sequestration of the undertakings of the 
German firms which took place in 1915-16 exercised but little 
influence on the general situation of business, especially as 
it was not carried out thoroughly. 

Coming to consider the question of 
manufacturing in Russia in order not to 
be entirely dependent upon imports, the 
author remarks that soon after the out- 
break of the war the absolute necessity for extending the 
existing: works or the erection of new establishments was 
recognised. Great ditliculties, however, were experienced in 
this direction, as the large Russian works were too much 
dependent upon the German works in a technical respect, 
and had neither material nor suflicient technical staff. avail: 
able for new types, schemes, &e. Nevertheless, the best 
possible was accomplished. Already in 1915 one of the most 
unportant works—that of the A... at Riga—had to be 
removed, together with thousands of tons of raw materials, 
machine tools, &c., and thousands of workinen and officials, 
to kharkoff, where a large new works was erected, capable 
of competing with foreign firms. This works will prob- 
ably play a great part in Russian industry in the future, as 


Manufacturing 
in Russia. 


it is situated in the centre of the coal and iron and steel in- 


dustries, and is equipped for the production of very large 
machines. In addition, the works of the, Volta Co. had to be 
removed from Reval; Siemens & Halske, and the Siemens- 
Sehuckert Companies extended their establishtnents. and 
erected new works, as also did the Dynamo Co.: whilst. the 
Swedish АШпаппа Co. started a works in Russia. Besides 
these large works, quite a number of small works were 
erected, although they were not very successful owing to tlie 
lack of technical staff and materials. 

The production of installation materials was begun at the 
instance of the Electrotechnical Departinent of the War In- 
dustry Committee, and this branch was continued by the 
management of the Electrotechnical Department of the 
Superior. Council, which is identical with the department 
just mentioned. Moreover, a number of lamp factories was 
established, although they were only partly successful, and 
only two of them were able to produce in 1917-18 at a rate 
of 500.000 lamps per annum. It is probable that these 
factories. will disappear on the resuinption of commerce with 
other countries, but it is assumed that опе of the principal 
companies will start a large factory as soon as conditions 
become normal. 

As to the future: prospects whieh will 
result from the. resumption of trading re- 
lations with Russia, the author states that 
one thing is certain—that it will scarcely 
be possible for all the electrical firms combined, bath those 
in allied countries and those in former enemy countries, to 
meet the requirements of Russia in electrical machinery and 
apparatus during the next 15 years, owing to the depreciated 
condition of the existing plant and the lack of lamps, installa— 
tion. materials, tramears, train lighting Sets, бе. 

The dispatch of engineers and technicians to Russia, in the 
opinion. of the author, is of equal importance to that of 
the supply of plant to that country. The German engineers 
employed in most works were expelled at the beginning of 
the war; many of the Russian engineers were killed; and the 
American and English engineers who gained a pood reputation 
for carrying out satisfactory work during the war, and who 
gained) the sympathy of the Russian works’ stalls, had to 
leave the country two vears ago. It is, however, considered 
that as English. is but little known in Russia, and German 
fairly well known, those engineers who proceed to the country 
and have a mastery of German will, therefore, be able to 
get along very well with the Russian officials and workmen. 

As in the case of other branches of in- 
The Nationalised dustry, so also have the electrical com- 
Industries. panies and firms been nationalised. The 
author states that in connection with the 
Superior Council at Moscow, a department for electrical en- 
gineering is being formed, and is administered bv the 
management, as previously mentioned, of the Electrotechnical 
Department of the War Industry Committee, and several 
engineers on the latter belong to the department. The com- 
panies, as for instance the A. E. (., Siemens. &., only figure 
as sections (groups), and their directors, only partly con- 
sisting of former directors, but for the most part men 
elected by the staff and workmen, сап be considered as group 
leaders. The Budget for each group is prepared. beforehand 
by their leaders for several months forward and placed before 
the Electrotechnical Department of the Superior Council. 
whieh sanctions the credits and gives instructions throuch the 
National Bank (State Bank). There is no question of апу 
profits, ах avy possibility of earning profits is precluded by the 
high wages of the staff and workmen, and the other expenses, 
The firins simply live at the cost of the National Bank, which 
has placed immense sums at their disposal. 


The Future 
Outlook. 


An Electrotechnical Department also exists at Fetrograd 


* in connection with the Severoraja Komuna (Commune of 


the Northern District), for dealing with the activity of the 
electrical undertakings in that region. Moreover, a Superior 
Electrotechnical Council has been established on which are 
represented the former directors and other leading persons 
in electrical engineering Who have remained in Russia. While 
the Flectrotechnical Department of the Superior Council 18 
occupied. with economic questions, the Superior Electrotech- 
nical Council deals with affairs of a more general and technical 
nature, and particularly fixes the guiding lines for large 
schemes of the future, the standardisation of machines and 
apparatus, and similar work. 

Any mutual competition between the 


Internal firms is excluded through the undertak- 
Competition ings having been vested in the general com- 
at an End. munity by the Soviet Government, and 
canvassing for business 18, therefore, super- 

tluous. Officials and amen work according to the tariff fixed 


by the Superior Council. It is indisputable that this 
method of working has not exercised a favourable influence 
in increasing the efficiency of the men, but the exclusion of 
competition has brought about an important change in the 
sense that instead of the works having still to accommodate 
themselves to the requirements of Russian engineers who 
formerly devoted more attention to theory than to practice, 
the works now produce and supply uniform types of machines, 
Which the customers have to accept. It is admitted that an 
educational effect in. this direction. was produced on Russian 
customers by British and American. firms during the war. 
The production in the works severely suffered. during the 
revolution, especially through the removal of works’ plant to 
and fro, particularly in the case of the A.E.G., which is 
now known as the Russian General Electrice Co. It is, how- 
ever, impossible to give апу statistical data, but it can Бе 
definitely stated that the production is very small as compared 
with the demand. 

In conclusion, the author remarks that during the revolu- 
tion, as during the war, it was impossible to proceed with 
the establishment of large new generating stations апа tram- 
ways. But this circumstance has not prevented the prepara- 
tion, as far as possible, of the most comprehensive schemes 
for the future involving expenditure amounting to milliards 
of roubles, the fate of which yet remains to be decided, 


CORRESPONDENCE, 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


Commutator Construction. 


Regarding the article in your ** Notes " section headed 
'* Novel Commutation Construction," I beg to inform vou 
that this method of constructing small commutators has 
been, and still is, now in common practice in all shops 
that specialise in motor repairs and commutator manufac- 
turing. Personally, ten vears ago I constructed commu- 
tators exactly as described in your article. I am not 
criticising the article, but would like to point out for the 
benefit of your readers that there is nothing novel in this 
method of commutator construction. 

H. Ashdown. 


London. 
October 90th, 1920. 


[The note in question was quoted from our contemporary 
Power. We are glad to know that this country is ten years 
ahead of the United States. —Eps. Erec. Rev.] 


Domestic Supply Pressure and Wiring. 


I read with much interest Mr. Wordingham's article in 
the ELECTRICAL, Review recently, in which he suggested 
cutting down domestic installation costs by allowing the 
wiring of a house to assist the cause of electric heating. 
Persons to mv knowledge were much struck with the sug- 
gestion, but I doubt if anvbodv has been so hard hit as 
myself. As a fact, it was such a severe impact (I was 
having lunch at the time) that on reaching my office I 
found I still had mv unpaid bill in mv hand. 

But the point of it all is that the scheme could be en- 
larged tremendously, as it opens up a suggested new sphere 
of action. 

No doubt evervone is aware that there are such things 
as sewers (and this reminds me of a village I know 
where thev were given the option of having electric light 
or drains; of course thev chose electric light), but has the 
idea of an electrified one appealed to anvbodv ? I must 
make mvself clearer in this. Are not some of these cable 
ducts which carry high-tension lines nothing more than 
sewers carrving electric currents? 

Now Mr. Wordingham had electric. heating in mind 
when he suggested heat-giving house wiring, not electric 
cooking. Pancakes could no doubt be wound round the 
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wires in question, as additional insulation, but this was 
not Mr. Wordingham's idea. 

Since the tendency of the station engineer to-day is to 
welcome heavy cooking and heating loads between peaks, 
the suggestion alluded to, which applies to heating and 
not cooking, might very well go further than this. Why 
not increase the scope of the idea bv utilising the heat 
in the supply cables for supplving additional temperature 
for houses alone those streets where the cable runs? The 
DR losses which increase with the domestic loads, in a 
small cable of suitable material, can be forcéd bv means 
of a fan placed at the power house or feeder pillars into 
ducts leading from the“ sewers " to the houses referred 
to. Houses, therefore, would not опі be supplied with 
additional heat, but would be ventilated besides; a valve 
at each house could be used for heat regulation or for shut- 
ting-off if none be required. 

] am only a graduate of the I. E. E. at the moment, and 
unless I can help it I hardly think ] shall ask Mr. Word- 
ingham to propose me for transfer of membership! 


M. O. Fuller England. 
London. | 
October 21st, 1920. 


With reference to the letter from Mr. Inch, which appeared 
in vour issue of October 15th, may I point out that the method 
of looping described by your cor respondent as tlie American 
method '" has been in common use in this country for many 
years, especially with twin lead-covered cable, and was being 

a Ы » M 
used by the writer so long ago as 1896. G. C. Allingham. 


Hendon, 


October: 25th, 1990. 


What is a '' Qualified Electrical Engineer“? 


‘ 


The phrase '" qualified electrical engineer " frequently seen 
in advertisements seems somewhat ambiguous, at all events 
as compared with qualitications in other professions. Could 
vou oblige with a clear definition. of the difference between 
an " unqualified ” and a " qualified ' electrical engineer? 

I have heard it stated that no man can be considered 
'" qualified " unless he has (a) passed through a university 
course, and (b) become a full member of the I.E.E. Do you 
agree: 


October 18th, 1920. 


[Two essential factors enter into the training of an engineer: 
Scientific knowledge and practical experience. The former 
cannot be imparted їп a workshop; the latter cannot be gained 
at college. As a fully qualified electrical engineer must possess 
both qualifications, it follows that he must have devoted soine 
years to technical studies, and spent some years in practical 
work, in order to acquire them. Technical training is most 
efficiently conducted in the institutions technical colleges 
and universities which. are specially organised for that pur- 
pose, but it can be given. wherever competent instructors and 
suitable apparatus аге provided, and some large firms make 
such provision (but they are exceptional). It cannot be said, 
therefore, that a university or college course is indispensable. 
With regard to the I. E. E., admission to full membership of 
that institution. nowadays. does пиру that the member is a 
fully qualifted electrical engineer, in some branch of the 
profession ; but it is not yet compulsory to join the institution, 
so that non-membership is not evidence of want of qui difica- 
tion. 

We must, therefore, be content with the general statement 
that a fully qualified. electrical engineer is one who has re- 
ceived an adequate scientific and technical training; no matter 
how or where, and has been engaged in industrial engineer- 
ing operations for at least three vears.—Evs. Burc. REV. 


Quericus. 


Delivery Dates. 


Мау I call vour attention to a serious disease which is ap- 
parently spreading itself amongst English manufacturers. and 
agents to-day? This disease renders sufferers liable, apparently, 
to adopt any ruse for capturing orders, but particularly 
that of giving good delivery dates, which, by the way orders 
are actually executed, it must have been obvious to the 
tenderers at the time of quoting, could not possibly be carried 
into effect. 

The following particulars show how 


flagrant this under- 
hand method has become :— 


Delivery 
Date of orter. promised in Overdue. Remarks. 
Oct ber J4th, 1919.. — 1? months Not yet delivered 
December dh, 1919 6 wceks 37 weeks ENT Р 
April 27tb, 190 Ў 4 5„ Il „ bigs ig is 
June 10th, 1920 .. R Q4 11 „ Delivered 
з 18th. Ie us 98 эу 13 „ Part delivered only 
» 2 па, 1920. $5 17 „ Not ye: delivered 


Most of these particular orders were urgent, and were 
placed with the respective (and apparently respectable) firms 
whose delivery dates were the best, other things being equal. 


I am well aware of the difticulties that have had to be faced 


in the engineering trades during the past eighteen months, 


but I am contident that some of the orders in question were 
given delivery dates not in good faith. Such practice is 
intolerable, and the sooner it is dispensed with the better. 


C. Culmer Hodges, 
A. M. I. E. E., A. M. Mech. E. 
Electricity Works, Dawlish. 
October 21st, 190. 


REVIEWS. ' 


Continuous Current. Machines. By S. P. Ѕмітн, D.Se. Pp. 
63; figs. 10. London: Benn Bros., Ltd. Price ds. net. 
The clearer fundamental principles аге understood the 

easier it will be to produce competitive designs." Everyone 
will agree with the author in this statement. The funda- 
mental principle of the dynamo is the interaction between 
a moving conductor and а magnetic field, and to get the 
fundamental principle in its universal form, that is, not re- 
stricted in any way, he starts off with the investigation of 
the case of а coil moving in a pulsating field. This is the 
most complex case which arises in certain types of А.С. 
machinery, but it is not a case usually taken us a starting 
pant in the ordinary text-book on dynamos. А beginner 
would certainly prefer. to be inducted into the science of 
electrical engineering by easy stages, beginning with the 
movement of а one-turn coil in a stationary field, then passing 
on toa coil of several turus in one slot, then to a coil spread 
over a certain part of ‘the annature, and finally the movement 
of such coils in a pulsating field. The author's mathematics 
аге quite clear, and easily followed by a reader who has some 
knowledge of the calculus, but whether the connection 
between the formulw and the process in nuture which they 
represent will be grasped by a reader who has only a super- 
faal notion of how a dynamo works (that is, a beginner) 
is another question. Obviously the author does not intend 
his book for beginners, but only for advanced students and 
practical engineers, and it would not be fair to review it 
as if it Were an ordinary text-book. 

looking at the little- book from this point of view, it 
will be found admirable. After having investigated the 
general case, the author proceeds to the simpler case of а 
stationary field and moving coil, then deals successively with 
K. M. . induced, and armature windings for D.C. machines. 
Here he introduces vector diagrams to show how the total 
brush £.M.F. is built up from its components. His indiscrimin- 
ate use of the terms ' . N. F.“ and “ pressure is a little 
disturbing. One generally means by E. M. F. something occur- 
ring within a circuit, and by pressure that which appears at 
the terminals. 

In the following sections we find the different types of 
armature winding, including the series-parallel, or so-called 
Arnold winding, a dissertation on the conversion of energy 
leading to the conception of the output coefficient, the use of 
equalising: connectors, and the effect of armature reaction. 
As regards equalising connectors, the author does not enter 
into details to any great extent, but refers the reader to papers 
by Lulofs and Hawkins, who showed that the circulating 
currents between brushes of the same sign are reduced by the 
eflect of armature reaction. A sentence immediately following 
is: Of course, equalising connections must not be regarded 
as in any way essential, and many machines work quite well 
without them." It he had restricted his statement to four- 
pole machines he would have been nearer the truth. His 
further statement that an excessively low resistance in the 
equalising rings leads to considerable loss and heating in 
the armature winding is also open to doubt. The primary 
role of equalising rings is to relieve. the brushes from circu- 
lating currents, and this is mainly accomplished by armature 
reaction produced by some armature coils carrying тоте 
current than others. This certainly means some increase in 
the heat loss in the armature winding taken as a whole. 
Additional to this we have the ohniuc loss in the rings. If 
we increase. the resistance. of the rings we decrease the loss 
in the winding and increase that occurring under the brushes 
(to sav nothing of the less favourable conditions of commuta- 
tion) so that the use of a small section. of equalising. rings 
cannot be justified on the ground of avoiding loss of power, 
but only on tlie ground of avoiding expense. In any simple 
series, multiple series, or series- parallel winding the number 
of conductors per pole pitch cannot be precisely the same 
between any two poles, and therefore there must be a slight 
difference of potential between brushes of the same sign, so 
that commutation. becomes more difficult as compared with 
a lap wound armature. For stationary machines series and 
Arnold winding is not much used in England, but on the 
Continent such machines are. fairly common. In order to 
see what practical experience can teach us in this connection 
the author formulated eight questions dealing with various 
details as regards such windings, and sent them to six of the 
leading continental firms. All sent replies, and the author 
gives their replies on pp. 24 and Ihe reader will find 
it useful to study them carefully. 
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The general subject of commutation is treated in the follow- 
ing pages, but not in any great detail. We are told that 
Hobart's formula for the reactance voltage is in favour with 
designers, because of its simplicity rather than its accuracy, 
but the formula itself is not given. The author rightly as- 
sumes that his readers know it. We are also told that the 
quality of the. brush must be suitable for the particular 
reactance voltage calculated by formule given on p. 32, but 
how а selection out of the large number of brushes on the 
market is to be made, is not stated. 

The second part of the book is an illustration of the modern 
and scientific method of the design of a dynamo. For this 
purpose the author selects a 350-kw. machine; speed 200 
R. P. M.; shunt wound; brush voltage 500; armature current 
700 amperes. Не starts by assuming а magnetic loading of 
ап average gap induction of 6,000 lines per cm.” and an elec- 
tric loading of 300 amperes per cm. armature circumference. 
From these figures he deduces the required D’L, and the 
output coefficient which comes to 2.9. The best number of 
poles is next determined by rough preliminary designs for 
machines of 6, 8, and 10 poles. The most promising design 
is that of an 8-pole machine, and this is worked out in all 
essential details. А plate showing longitudinal section and 
end view of this machine is given. Matters of practical im- 
portance are kept in view. Thus we find that in the selection 
of the winding the possibility that an armature of this size 
might at some time be required in a converter, the winding 
is so arranged that tapping points can be found providing 
exactly the same alternuting voltage between any pair of 
slip rings. The space required for slot insulation 18 worked 
out (on rather liberal lines) and the iron losses are determined 
by the use of a formula for core and teeth. In this connection 
the author refers to a book ( Papers on Design of А.С. 
Machinery), of which he is part author, where on p. 363 
curves are piven. On comparing these with the curves 
published by Miles Walker on p. 59 of his Specification and 
Design, &., we find that there is considerable discrepancy, 
partly due to Smith assuming the Steinmetz exponent of 
1.6 to hold good right up to an induction of 26,000, whereas 
Miles Walker makes allowance for the fact that the exponent 
becomes lower at high induction. On the other hand, Smith 
points out that the losses calculated by his method are only 
valid if the plates are properly treated, and that the iron 
losses may be doubled if ‘‘ no precautions are taken to reduce 
avoidable losses. In calculating temperature rise, the author 
is a little too optimistic. Не uses the well-known forinula 
which takes account of surface speed, but his coefficient k is 
only about 3 of what is considered a safe figure. His k is 1.8, 
whereas most designers take 3. The exact temperature rise 
of the commutator is not worked out, but the author states 
with perfect truth that in this particular case the heating will 
be small. We cannot, however, agree with him in the state- 
ment that having worked out the brush contact resistance 
loss, we need not trouble about the effect of the brush friction 
loss. In his case he finds the former to be 1,400 watts, the 
latter he does not work out, but on doing so it will be found 
to be something between 400 and 500 watts, and this in com- 
parison with 1,400 can hardly be considered a negligible 


quantity. On the whole, he has produced a very good design, | 


as is shown by the table of efliciencies. At å load the efficiency 

is 0.942, and even at 4 load it is 0.013. His booklet will be 

very useful to advanced students and practical engineers. 
TISBERT КАРР. 


The Coolidge Tube. By Н. Piton. Pp. 95; 59 figs. London: 
Bailliere, Tindall & Cox. Price 7s. 6d. net. 

'This little book of some 90 odd pages is a translation from 
the French of M. Pilon's book. It may be taken as a fairly 
adequate summary of the state of knowledge of the Coolidge 
tube about 1916. The translator has done his work moderately 
well. 

The Coolidge tube is one of the land-marks in the progress 
of radiology. But it is of even wider interest as an out- 
standing example of what may be achieved by an industrial 
research laboratory, generously equipped and directed by men 
with vigour, resource, and imagination, and unhampered by 
lack of funds. 

'The history of the Coolidge bulb 1s bound up with that of 
the art of manufacturing and working the metal tungsten. 
Dr. Coolidge's name is now associated with the working out 
of the details which made it possible to purify and reduce 
wolframite on a commercial seale, and subsequently to sinter 
the friable tungsten into workable blocks. When the General 
Electric Co. of America was led to take up the manufacture 
of X-ray bulbs, Dr. Coolidge's work on tungsten at once 
provided them with a metal which was almost ideal for the 
severe conditions which the target of an X-ray bulb has to 
satisfy. It is essential that the metal of the target shall 
have :— 

(a) A high atomic number, this factor controlling the output 
of X-rays. 

(b) А high melting point and low vapour pressure, other- 
wise the intense heat generated will melt the target and 
distil metal on the inside of the bulb. 

(c) А high heat conductivity and a high specific heat. 

There are few metals commercially available which can 
coe with tungsten in the light of the above require- 
ments. 


Having settled the question of the target, Dr. Coolidge 
was then faced with the problem of the residual gas in the 
bulb. Many opinions were available but few facts, and 
he proceeded to try out matters for himself. Nitrogen and 
oxygen were found to be unsuitable because they reacted with 
tungsten at high temperatures. Hydrogen, argon, helium, 
&c., proved objectionable for other reasons. Moreover, in 
the case of all the gases the pressure was found to fall with 
use, the reason being that the gas molecules are fired into 
the glass bulb and mechanically trapped there. In short, it 
was realised that the well-known occasional fickleness and 
crankiness of gas tubes were inseparable from them as such, 
and Dr. Coolidge decided to eliminate the gas as а working 
factor by removing it as far us was humanly possible, and 
to generate the cathode rays by the use of a hot cathode. 
The latest design of cathode consists of a small tungsten, spiral, 
independently heated, surrounded by a bowl of molybdenum 
which serves to focus the cathode rays on the target. 

The process of exhaustion is all-important. Langmuir 
pumps with liquid-air traps are used, and the bulbs are 
heated to just short of the softening point while exhaustion 
is proceeding. The electrodes are raised to a white heat by 
passing @ heavy discharge for some hours. 

The present position is that the Coolidge tube has firmly 
established itself in popular favour, and is slowly ousting its 
earlier rival—the gas tube. Later developments have been 
in the direction of smaller bulbs which in design are becoming 
more of an engineering job. 

About a third of the present book is devoted to a descrip- 
tion of the devices employed to eliminate the extraneous 
X-rays from parts of the bulb other than the actual target. 
In the end, however, it is concluded that the degree of the 
defect does not justify the means necessary to cure it. 

Above all things, the Coolidge tube has brought precision 
to the X-ray operator, who, secure in the knowledge of the 
fixity of the focal spot, can control the degree of penetration 
of the X-rays, and also, and moreover quite independently, 
the output. As a result the radiographer can not only secure 
pictures every whit as good as with a gas tube, but, what is 
more, can repeat the conditions at will to give him the results 
he desires. 

The new science of the X-ray inspection of materials would 
never have been possible without the Coolidge tube. No other 
tvpe of tube will give the output. Much progress in radio- 
metallography has been made since M. Pilon wrote this book, 
and the matter is dismissed in a few lines. The electrical 
engineer is proceeding to make the subject his own, and we 
may. lock for striking developments in the next few years. 


The Motor Cyclist’s A.B.C. Edited by Horace Wyatt. Рр. 
aa 82 figs. London: George Newnes, Ltd. Price 
25. net. 


As the title of this book suggests, it deals with evervthing 
pertaining to motor cycling in alphabetical order; in fact the 
book 1s more or less an abridged encyclopedia of the sport. 
The general plan 1s good, but in certain respects the book 
fails, as is often the case when an attempt is made to cater 
for the absolute novice and the experienced user, 1п the 
same volume. From this point of view space is taken up 
which might be put to better use. Even the budding motor 
cyclist hardly needs to be told that accessories constitute 
lamps, horn, &c. On the purely electrical side, too, there 
are one or two directions in which an improvement could be 
effected. Under “ Ignition". we аге told, quite truly, of 
course, that the high-tension magneto has superseded all 
other types of ignition, yet quite an elaborate description 
is given of the accumulater and coil system of igniticn, to 
the extent of a diagram of the wiring, and also the bev- 
tension magneto system of ignition. Neither of these latter 
are ever used now, and their inclusion in such a book as this 
serves no useful purpose. There is some information on 
eccumulators generally which is not. out of place, having 
rezard to their increasing use on motor cycles for lighting 
purposes, but there is a danger of too great brevity fer pras- 
tical application. The modern high-tension magneto is fully 
described and illustrated, but here, as elsewhere in the volume, 
there are signs that it is a motor car user who is sometimes | 
speaking to the motor cycelist.. It is a very. long time if 
ever—since а motor cycle was fitted with both esil vid 
magneto ignition, vet mention is made of this, and the 
reasons Why, as if it were a present-day practice. Again, 
electric engine starters are spoken of, but we have not vet 
heard of this refinement on а motor cycle. The fact that 
the editor of the volume was some years ago in the editorial 
chair of one of the leading commercial vehicle journals—he 
is now secretary of the Association of British Motor and 
Allied Manufacturers--may be responsible for these little slips. 
It is only within recent years that electric engine starters 
have become standard equipment on cars. Under electric 
lighting, justice is hardly done to the svstem now becoming 
very common in which the magneto for ignition and the 
dynamo for lighting form one unit, which takes up very 
little more space than the magneto alone, and we can hardly 
agree, after experience, that this type of electric lighting 
outfit, with accumulator, 1s not easy to apply to motor cycles. 
It is, in fact, applied to both side-car and solo machines with 


great success, and anyone who has used acetylene lamps would 
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not wish to go back to them after having experienced the 
convenience of electric lighting. The initial cost is the dis- 
advantage. The novice will learn a lot from the book, how- 
ever, which by the way does not mention the new taxation 
which has been passed and will come into force on January 
Ist next. Indeed, the old form of taxation is given in detail, 
and altogether we cannot help feeling that the volume 18 
capable of improvement in many instances, if it is to fulfil 
the editor's ambition of being useful to the motor cyclist of 
experience as well as to the beginner. 


NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. ЅЕРТОМ-ЈОМЕЗ, O'DsziL AND 
SrEPHENS, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


28.717. Power generating units for locomotive headlights." II. E. Elrod, 
H. E. Elrod & Co. October llth. 

28. 763. Printing telegraph apparatus.” 
(U.S., October 13th, 1919.) 

28,783. Electric fuses.” 
Moore. October 11th, 

28.805. Sound-conducting devices for talking machines.” D. di Carlo. 
October IIth. (U.S., June 17th.) 


Morkrum Co. October Lith. 


J. T. Burden, W. J. Hawes, and H. R. Rivers- 


28.815. Electric safety hand lamps." H. W. Brierley. October 12th. 
28.835. Fuses for electrical circuits." G. Turncock. October 12th. 
„„ “Apparatus for testing sparking plugs.“ V. A. Trier. October 
oth. 

28.853. Suspension insulators for electric wires and cables." F. Rohde. 


October 12th. (Germany, October láth, 1919.) 

28,861. '' Motor controllers." — Cutler-3lammer Manufacturing Co. and 
Igranic Electric Co. (Cutler-Hammer Manufacturing Co.). October 12th. 

28,863. '' Electric regulating systems," Cutler-Hammer Manufacturing Co. 
and Igranic Electric Co. (Cutler-Hammer Manufacturing Co.). October 12th. 

28.864. Driving mechanism for electric motors," Cutler-Hammer Manu- 
facturing Co. and [granic Electric Co. (Cutler-Hammer Manufacturing Co.). 
October 12th. | 

28.866. Electric counters." К. R. Jhamuotil i... October 12th. 

28.867. Disposition of safety devices and connections in electric generators, 
&c." К. R. Jhamuotila. October 12th. 


98,874. '' Electric signalling." M. D. Dimitrievitch. October 12th. 
28,875. “ Electric light fittings." E. Stroud. October 12th. 
98,876. ''Incandescent cathode valves." V. J. F. Bouchardon and M. A. 


Lesage. October 12th. (France, October 30th, 1919.) 

98.898. “Switch mechanism for intercommunication telephone instruments.’ 
G. Simonetta. October 12th. 
2 * Sparking plugs." B. M. Starter Co. and Н. A. Savage? October 
2th. ` 
, 98,906. „ Means for controlling electric currents and for recording radio 
signals." C. S. Agate and P. W. Willans. October 12th. 

28,915. “ Electrical generating plant." D. D. Drury. October 12th. 
28.917. Electric sad-irons." C. W. Winterbotham. October 12th. 
98,923. “Electric transmission." A. M. Taylor. October 13th. 
28.947. Accumulator driven vehicles." K. J. Thomson. October 13th. 
28.956. Electric current indicators." А. N. Drummond. October 13th. 
28.972. Electric valves or oscillators." — British. Thomson-Houston Co. 
(General Electric Co.) and General Electric Co. October 13th. 

28,980, ‘Electrolytic systems of protection for boilers, condensers, &c., 
against corrosion." A. S. Gush. October 13th. 

24.986. “Electric fuses, &.“ О. Kominik and J. Nossig. October 13th, 
(Austria, March 10th, 1919.) 

28,993. '' Dynamo electric machines.“ P. P. Politowski. 
28. 997. Electric starters for internal combustion engines.” 
Akt.-Ges. October 13th. (Germany, October 14th, 1919.) 
29,012. ''Diaphragms, &c., for telephone transmitters.” R. L. Murray 
and Telephone Manufacturing Co. October 13th. 

29.027. Warning device for circuit breakers, &c." S. A. Berners. Octo- 
ber 13th. 

99.031. “ Electric transmission." А. M. Taylor. October 14th. 

99.034. “ Electric switches," Cable Accessories Co., A. Crawford, and 
F. H. Reeves. October 14th. 

29.035. “ Electric plug-and-sockct switches." G. O. 
14th. 

29,044. Miners’ electrice lamps.” E. A. Hailwood. October. [fth. 


99.049. '' Electric switch for lighting sets of motor, &c., суйе” J. Eaton 
and Efandem Co. October 14th. 

99.050. © Electro-thermically cutting metals.” J. MeNeil. 

99,076. “Sparking plugs." M. Pelizzola. October 14th. 
loth, 1919.) 

29,085. ''Sparking plugs.” A. J. H. Elverson. October 14th. 

99.088, '' Electric starters. for internal combustion engines," A. II. 
Midgley and C. А. Vandervell & Co. October 14th. 

29. 08D. Telegraphic transmission of pictures.“ J. €. Grant. October Hth. 

99.091. '' Regulating direct current voltage in metal vapour rectifier in- 
stallations.” Akt.-Ges.. Brown, Boveri et Cie. October HHth. (Switzerland, 
October 14th, 1919.) 

29007, C! Electrical apparatus," Sir J. B. Henderson.” October. I4th. 

2. 128. Maintaining gas electrode in operative condition," P. F. Habicht. 
October 14th. (Switzerland, October 14th, 1919.) 

29,13. Telephone systems.” Automatic Electric Co. and Automatic Fele- 
phone Manufacturing Co. (Automatic Electric Co.). October Toth. 

20. 154. Distributing arrangements for telephone, &., sz tems. Auto- 
matie Electrie Co. and Automatic Telephone Manufacturing Co. (Automatic 
Electric Со). October Toth. 

о 181. Wireless telegraphic кумен” E. Holland. October Toth, 

99,185. „ Electrical precipitation of suspended particles from gaseous 
media," International Precipitation Со, and A. Mond (International Pre- 
cipitation Co.). October loth. 

m. 189. Automatic and semi-automatic telephone systems." 
and Siemens Bros. & Co. October Doth. 

29.225. Brush gear for electrical machinery.” W. H. 
Glazer, Ltd., and А. I.. Wickens, October. Toth. а 

29.229. Electro motors.“ H. Lustig. October ]5th. 

. 29.246. “Sparking plug." E. L. Muller, October Doth. (Germany, Octo- 
ber Joth, 1919.) 
239,239. “ Sparking plugs." A. Fox. 


9 


October 13th. 
F. Neumever 


Donovan. October 


October 14th. 
(Italy, October 


U 


A. Siemens 


Glaser, W. II. 


October 15th. 


“Means for coupling electric cables, &c.“ G. Andrew and E. W. 
October 15th. 


23,241. 
Bradley. 


29,252. Electric welding apparatus." W. Langdon-Davies and A. Soames. 
October 16th. 

29.258. Electric switches." J. F. Smith. October 16th. 

29,999. “ Electric switches.” G. Gotz and W. Schmidt. October 16th. 

29,304. “ Vacuum or low pressure bulb electron discharge apparatus.“ 


General Electric Co. and С. F. Trippe. October 16th. 
29,312. Fastening electrodes in Rontgen tubes, Kc.“ Elektrische Glüh- 
lampenfabrik Watt Akt.-Ges. October 16th. (Austria, October 1&th, 1919.) 
29,317. Switches.“ Arnott & Harrison and J. F. Newman. October 16th. 
99.318. “ Electric lighting apparatus for motor cycles, &c.“ G. A. Mathys 
and S. G. Muir. October 16th. 
29.319. “ Brush holder for dynamo electrice machinery.” 
Plant Со. and 1. N. Whitesmith, October 16th. 


British Electric 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 
5,867. “ Electric accumulators."* G. Marconi. April Sth, 1917. (151.293.) 
19.179. Transmission of single-phase currents over polyphase mains. 
A. M. Taylor. June 21м, 1919. (151.294.) 


A919. 

7,031. “ Electrically operated synchronising clock systems.” А. E. White 
(International Time Recording Co.). March Mth, 1919. (151,302.) 

12,570. “System for supplying electricity to an external circuit without 
receiving energy from. external sources.” W. J. Parfitt and А. Jenkins. May 
19th, 1919. (151,309.) 

15,3]. “ Telephones." R. I.. Murray and Telephone Manufacturing Co. 
June 18th, 1919. (151,33) 

15,352. “ Telephones." R. L. Murray and Telephone Manufacturing Co. 
June 18th, 1919. (151,336.) 

15,436. Aerial cable systems." б. 
(151,340.) 

15,556. “ Amplification of electric currents." British Thomson-Houston Co. 
(General Electric Co.). June 20th, 1919. (151.346.) 

15.621. Terminal electrical connections suitable for the sparking plugs 
of internal combustion engines.” M. L. Williams. June 21м, 1919. (Cog- 
nate Applications, 19,219/19 and 29,446/19.) (151.339) 

15,654. '' Electric plug connecting devices.” R. W. Blades. June 21st, 1919. 
(151,353. ) 

15.688. Trip mechanism for electric ignition devices for internal com- 
bustion engines." A. J. Adams. June 21st, 1919. (191,357 .) 

15.891. '' Housings and casings for electrical switchgear." V. Breeze and 
A. West & Co. June 24th, 1919. (151,370.) 

15,895. “ Telephone transmitters and mouthpieces or the like therefor.” 
H. J. Palmer and Telephone Manufacturing Co. June 24th, 1919. (151,371.) 

16.173. “ Electrice switches." S. E. Hall and W. Hall. June 27th, 1919. 
151,380. 

To" * Electrical cooking apparatus." M. J. Railing and C. G. Nobbs. 
July 4th, 1919. (151,388.) 

16,771. '' Radio navigational apparatus." J. Erskine-Murray and J. Robin- 
son. July 4th, 1919. (151,389.) 

19.801. “ Cross-overs of overhead conductors in systems of electric trac- 
tion." E. M. Munro. August 12th, 1919. (151,435.) 

20.627. Electric relays.” Automatic Telephone Manufacturing Co. and 
A. E. Hudd. August 22nd, 1919. (151,446) 

22.494. Thermionic valves, electric incandescent lamps. and the like.” 
General Electric Co. and C. F. Trippe. September J2th, 1919. (151.462. 

22.901. Electroemaynetic switches," — British Thomson-IHouston Co. (Gene- 
ral Electric Co.). September 17th, 1919. (151,465.) 

95.910. “ Brush holders for dynamo-clectric machines.” E. II. H. Hassler 
and Metropolitan-Vickers Electrical Co. October 22nd, 1919. (151,490.) 


1920. 

1,843. “ Battery ignition for internal combustion engines," R. Bosch 
Akt.-Ges. November 25th, 1918. (135.101.) 

9.39. “Commutator assembling devices.” 
Co. March 3rd, 1917. (138,352.) 

3.465. “Safety fuses for electric circuits." 
1920. (151.523.) 

6.228. Controllers for electric circuits,"  Igranie Electric Co. (Cutler. 
Hammer Manufacturing Co.). March Ist, 1920. (151.533.) 

6.360. *' Electric couplings." H. A. Douglas, March 9nd, 1920. (151,535.) 

6.04. Brush holders for electric dynamos and motors and other electric 
machines," A. Armstrong. March 3rd, 1920. (151.537.) 

9.030. “ Automatic telephone station.“ G. A. Long. 
(151.559.) 

9.238. Protective apparatus for multiphase alternating current circuits.“ 
Metropolitan-Vickers Electric Co. April 4th, 1919. (141.339.) 

10,763. Bruch gear for dynamo«tectrie machines," Fast Anglian En- 
gineering Со, and H. C. Waters. April 17th, 1929. (151,562Z.) 

12.056. Trip mechanism for electric ivaition device for internal com- 
bustion engines" A. J. Adams, June. 2H«t, 1919. (Divided application. on 
]5.688/19.). (151,564.) 

12.807. “ Trip mechanism fov electrice ignition devices. for. internal com- 
bustion engines.” A. J. Adams. September th, 1919. (Divided application 
on 15,688/19.). (151,565.) 

12.342. *'* High voltage distributors for electrical ignition apparatus," Akt.“ 
Ges Brown. Boveri et Cie. Mas Iih, 1919. (Addition to 114.825.) (145,209 ) 

13.154. “Telegraphie transmitter.“ Siemens & Halske Akt.-Ges. Feb- 
ruary 28th, 1919. (143.2-4).) 

16547. “Current leading-out device in magneto electric ignition apparatus 
for single-cylinder internal combustion engines“ Scintilla. June 21м, 1919. 
(145, 40.) 


Vanattenhoven. june 19th, 1919. 


Toledo Standard Commutzftor 


E. Antinoro. February 4th, 


March 27th, IMO. 
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Labour Protection in Luxemburg. — With a view to the 
protection of home labour, the Luxemburg Government has 
published a decree prohibiting the employment of any foreign 
workman in industry, commerce, trades, transportation organisa- 
tions, public works of the State or of communities, and. in general, 
in any enterprise not of an agricultural nature or not producing 
for home consumption. without preliminary authorisation from 
the Director General of Commerce, Industry, and Labour.— U.S. 
Commerce Reports, 
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A NEW ACTIVITY FOR THE WHITLEY 
COUNCILS. 


+ 


UP to the present the Joint Industrial Councils for the 
Electricity Supply Industry have confined their attention 
to certain concrete questions—rates of wages, working 
conditions, and so forth. This, of course, is quite fit- 
ting. The first demand on the Councils is naturally that 
they should settle the wherewithal to live. Further, this 
will always be one of their chief duties. But it is not 
their end. Their fundamental purpose goes much deeper 
than this. ‘They are not there merely to settle differences 
or disputes. The Whitley scheme establishes the In- 
dustrial Councils as а kind of meeting ground where 
employer and employed may join forces in working for 
the good of the industry, and collaterally for the good 
of everyone concerned in it. The purpose of the In- 
dustrial Councils is to secure tlie attainment of a per- 
manently friendly relationship in working, between the 
two. The basic idea is that employer and employed so 
meeting shall gradually eliminate their differences. It 
assumes (and no one will ever understand the Industrial 
Council system unless this is constantly borne in mind) 
that the interests of employer and employed can be 
made identical; that the present opposition .between 
employer and employés, capital and labour, is an arti- 
ficial one, brought about by misunderstanding, ignor- 
ance of true economic ideals and principles, and selfisli- 
ness. This is the Whitley idea, а buoyantly optimistic 
one perhaps, but the only salvation for industry, if the 
Report 1з to be believed. 

Anyhow, this is the idea which the electricity supply 
industry has set itself to work out in instituting this 
svstem of Industrial Councils. It is, therefore, obvious 
that progressive intimacy between the two sides is one 
of the first things involved. This, of course, will be 
brought about to some extent by the mere fact of meeting 
week by week. But might not this ideal of mutual 
understanding be hastened, by discussion of first prin- 
ciples, and by discussion of aims? It is an in- 
tellectual understanding that is necessary—mere hand- 
shaking geniality is as obsolete amd as ineffective as 
ordering ''beer all round. Let each side say what 
it regards as fundamental principles. Let each side 
SAV what it is really aiming at. This has never been 
done as vet; in fact, until these [ndustrial Councils 
came along there was no opportunity. Now there is 
an unparalleled opportunity. None could be better. 

Both sides have to meet periodically to transact actual 
concrete business. Why, when this is over, might not 
the nieeting be prolonged into an appendix, as it were, 
when theory, principles, aims, could be discussed, in 
the abstract? The time need be but short. If each vide 
carried away froin each meeting only one clear idea of 
what the other side was driving at, the aggregate mutual 
understanding gained would, in six months, be very 
considerable. And until there 15 mutual understanding 
it is impossible to get any approach even to mutual 
agreement. Again, the verv impact of opposing opinions 
is mutually regulative, and the best brains will tell in 
the long run. Each side has a free field and no favour 
in an etfort to convert the other. At present each side 
expends any amount of vocal energy in pointing 
out to its bosom cronies the errors of the opposite 
side. We hear one employer getting eloquent even to 
the point of apoplectic wrath, in expounding to 
another employer the Bolshevistic errors, the crass 
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stupidities, and so forth, of some one or other of the 
trade-union side. One might also hear, we presume, 
one trade unionist derisively tearing to pieces, to the 
sympathetic listening of a brother trade unionist, the 
last shreds of argument of the capitalist. Now with 
the same expenditure of time and breath, these argu- 
ments (properly and temperately marshalled, we would 
suggest) might be displayed for the consideration, not 
of а sympathiser, but of the opposite side. After all, 
there is only one way of dealing with an idea (whether 
it be socialism, syndicalism, or what not), and that is 
by setting up against it another idea. Employers very 
often talk of stopping revolutionary ideas as if one 
could wipe them out and leave а vacuum. Опе can 
only displace one idea by substituting another, and a 
better one. And nowhere could this be better essayed 
than in the Industrial Councils. In practice, our sug- 
gestion would work out that half an hour or an hour's 
meeting would take place after the business meeting. 
Some abstract proposition would be put before the 
meeting, and anyone would speak on it, say, for five 
minutes or whatever limit was fixed. The exact proce- 
dure would be a matter for experiment. But something 
of the kind might certainly amplify the present régime 
of the Councils, and would be fully in accord with and 
in fact distinctly further the ultimate objects for which 
the Whitlev Councils were instituted. 


TTT. 


NExT Thursday the new session of the 
Institution of Electrical Engineers formally 
will open with the presidential address of 
: Mr. Ll. B. Atkinson, of whose career we give a brief account 
in this issue. That his period of occupation of the chair 
will be marked by all the features that go to make success 
we have no doubt, and the fact that one of his first official 
acts will be to propose an all-round increase in subscriptions 
will not be counted unto him as unamiable, for it has long 
been known that such an increase is inevitable, in view of 
the depreciation of the coinage. Unpopular as the change 
may be, it cannot be regarded as unreasonable, or unwar- 
ranted by the circumstances ; and, as a matter of fact, it 
is much smaller than might well have been expected, in 
view of the increase in expenses. This tempering of the 
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wind to she lambs of the I. E. E. is due to the large increase 


in membership, which enables the Council to meet the 
requirements with a scale of subscriptions much lower in 
proportion than the increased expenditure would otherwise 
have rendered necessary. 

. Particulars of the proposed new scale of subscriptions are 
givinelsewhere in this issue. The Institution of Mechanical 
Engineers has already increased ite scale of subscriptions, 
and the Institution of Civil Engineers is in course of doing 
the same. The release of the Institution Building, which 
is announced to take place early next year, will involve the 
loss of rent, which will throw a further burden upon the 
finances of the Institution. 

It is interesting to note that in the circular-letter in which 
the Council announces the holding of a special general 
meeting to consider the amendment of the Articles of 
Association, the increase of membership is explicitly 
attributed to “the greater activities of the Institution,” 
and reference is made to “ the fact that ita responsibilities 
and opportunities have been so much enlarged during the 
past few years," with the result that * membership of the 
Institution may now, more than ever, be claimed as a 
valued privilege.” In past years we said hard things 
of the Council because it refused to follow the policy 
inaugurated by Dr. Ferranti, but as its attitude has more 
and more come into line with that policy, we have missed 
no opportunity of commending its progress towards the 
“ broader" views. We have even been unjustly accused 
of hostility towards the Institution ; but when it is con- 
sidered that our efforts and criticisms were always directed 
towards ite attainment of the position at the head of the 
whole industry which the Council now justly prides itself 
upon having reached, and that its increased prestige is 
ascribed to the adoption of the policy which we advocated, 
it cannot be denied that we acted in the true interest both 
of the Institution and the industry. 


In the present issue we publish the first 
of two articles on “ Street Lighting," by 
Mr. Haydn Harrison, whose work in con- 
nection with scientific illumination is well known. The 
needs of safety during the war, and of economy after it, 
have checked this important branch of electrical work ; but, 
as in the case of so many other scientific applications, we 
find that intensive study for war purposes has, in effect, 
resulted in developments which can now be placed at the 
service of the community. 

There are but few engineers who do not réalise that good 
public lighting is one of the best advertisements for elec- 
tricity, and, in fact, it becomes a duty of the supply engineer 
to secure this business if possible, in order that every 
member of the public shall derive some direct advuntage 
from the electricity supply, even if for the moment unable 
to introduce it into his home. 

The new devices described by the writer of the articles 
bring home to the mind a peculiarity of almost all public 
lighting work—namely, that the problem to be met lies 
not in the proper illumination of plane surfaces of circular 
form, for which the lamp or light point is naturally adapted, 
but rather in the lighting of grooves, more or less 
straight, and narrow in comparison with their length. 

To an extent the difficulties of economical street lighting 
and uniform distribution have been met by the use of 
powerful lights at a considerable elevation, or of a much 
larger number of small lamps on short supports. In each 
case a very large proportion of the light emitted is wasted, 
and even where elevated lampe over the centre of the road 


The Revival of 
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- are used, the difficulty with moving shadows cast by tall 


vehicles across the footpath is а serious one. 

Any device which can in а practical manner collect all 
the light emanating from а lamp and redirect it in some- 
thing approaching to a wedge-shaped beam should, together 
with the gasfi!led lamp, produce a system of street lighting 
which will definitely add that sphere of usefulness to the 
many now occupied by electricity. 


UNDER the heading * The Right of 
Every American — Working Freedom, 
the American Machinist quotes with 
approval, as reflecting ** the thought of every real American," 
a recent speech by Mr. Harding, the Republican candidate 


for the Presidency :— 

* No party is indifferent to the welfare of the wage- 
earner. To us his good fortune is of deepest concern, and 
we seek to make that good fortune permanent. We do mt 
oppose, but approve collective bargaining, because it is an 
outstanding right, but we are unalterably insistent that ita 
exercise must not destroy the equally sacred right of the 
individual in his necessary pursuit of livelihood. Any 
American has the right to quit his employment: so has every 
American the right to seek employment. The group must 
not endanger the individual, and we must discourage groups 
preying upon one another, aud none shall be allowed to 
forget that Government's obligations are alike to all the 

eople.“ 
р Pointing out that their ancestors came to the Western 
shores to seek religious freedom, our contemporary declara 
that Americans must not let their freedom of action be 
killed by those who insist that they must belong to a certain 
party or organisation in order to have the right to earn a 
livelihood or work for whom or where they please. 

The point is further emphasised by an order of the U.S. 
Shipping Board, insisting on the principle “that proper 
longshoremen be given an opportunity to work on its vessels, 
regardless of affiliation with any particular organisation. 
No other position is compatible with equality of oppor- 
tunity for employment, which must be preserved in the 
public service." 

In the United States Trade-Union organisation is by no 
means во far advanced as it is in this country, where the 
tendency, ав we have regretfully noted, is to ignore the 
primal right of man—his personal freedom. 


The Right to 
Work. 
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The generating plant consiste of two 12,500-kw. Parsons 
turbo-alternators, and one 30,000-kw. British Thomson- 
Houston set. The former were built for the Melbourne 
Suburban Railways, to the specifications of Messrs. Merz 
and McLellan, but were commandeered by the Government 
and diverted to Rotherham. 

They are of the pure reaction type arranged with two 
cylinders in tandem, the H.P. cylinder exhausting at about 
atmospheric pressure into the L.P. cylinder. The portion 
of the H.P. cylinder which is subjected to the high- 
temperature steam is of steel, the rest of the casing being 
of cast iron. The L.P. cylinder is arranged so that the 
steam enters at the middle and flows towards both ends, 
and thence into the two condensers. This arrangement 
provides а turbine balanced for end pressure, and keepe 
the diameter of the shaft small. | 

The turbines are designed for a stop-valve pressure of 
200 lb. gauge at 588° F., the superheat being 200° Е. ; 
vacuum, 28 4 in. at barometer 30 in., and speed 1,500 R. P. M. 
The guaranteed consumption is 11°5 lb. per Kw.-hour at 
full load. | 

The alternator of each set is designed to generate at 
6,600 volts, 50 cycles, at 0°75 power factor, three-phase, 
12,500 Kw. as normal full load, with an overload capacity of 
25 per cent. for two hours, and 50 per cent. momentarily. 

The stator windings are embedded in tunnels, and the 
end windings are firmly supported by wood packings and 
massive brass clamping plates, which strongly grip the 
windings and prevent movement on the occurrence of sudden 
short circuite. 

The rotor is driven through a flexible coupling, and is 
built up of plates with radial slots for the windings. Steel 
caps hold the end windings in position. | 

Ventilation is effected by a separate Sirocco fan driven 
by a 110-в.н.р. motor (fig. 21). The exciter armature is driven 


through a flexible coupling from the end of the rotor shaft. 
There are two condensers on each set (fig. 17), which receive 
the exhaust steam from both ends of the L. P. cylinder, the main 
exhaust pipes leading to the condensers being connected 
together by a balancing pipe. The condensers are mounted 
on heavy coiled springs. The condenser cooling surface is 


Fic. 15.—S8TEAM MAINS BEHIND THE BOILERS. 
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t., and fhe quantity of cooling water 19,200 
gallos pér minate at'a temperature of 70? F. 

‘The-air pumps sre of the Parsons totally enclosed recipro- 
cating type, arranged for self-lubrication, and are driven 
through Parsons double-helical gearing by 40-в.н.р. motors. 
The small rotary pump for supplying oil to the various 
working parts is driven from the pinion shaft of the air-pump 
gearing. The whole air-pump is self-con- 
tained, and runs very quietly. The 
condensers are provided with the Parsons 
vacuum augmenter. 

An auxiliary steam-driven oil pump is 
provided for each set for starting up, and is 
available in case of emergency. 

The 30,000-кү. B. T. H. turbine is of the 
Curtis impulse type, and runs at 1,500 
R.P.M. Its most economical load is 25,000 
KW., at which load the guaranteed con- 
sumption is 11˙1 lb. per Kw.-hour. The 
maximum continuous load of 30,000 кү. 
is carried at 0°75 power factor. The stator 
frame of the alternator is a single hollow 
iron casting, with detachable panels of 
planished steel fitted to the outside, which 
give access to the interior. The winding, 
of formed copper bars, is carried in open 
slots and fixed in place with hardwood 
wedges; the bars are subdivided into 
sections which are transposed, to equalise 
the current distribution. The insulation 
in the slots consists of hard-moulded mica 
jin.thick. The end portions are secured 
to stout bronze rings. The rotor is built up of steel disks on a 
shaft, and the windings are held in the slots by steel and bronze 
keys. Тһе insulation is of mica reinforced with fibrous 
material, and the end portions of the windings are held in 
stout steel rings. Both ends of the alternator are closed by 
shields, and fans at both ends of the rotor draw air in from 
below the bed-plate and force it through the machine, 


FIG. 18.—REES ROTURBO CIRCULATING PUMPS AND AITON PIPING. 


whence it is discharged through a duct in the foundations. 
The condensing plant was supplied by Messrs. Willans 
and Robinson, Ltd., as sub-contractors to the B.T.H. Co., 
and is capable of maintaining a vacuum of 28} in. when 
dealing with 277,500 lb. of steam per hour, circulating 
water at 70° F. being supplied at the rate of 21,900,000 Ib. 
per hour, or about 80 lb. per lb. of steam. Two condensers 


are provided to cope with this enormous duty, each having 
a cooling surface of 22,500 sq. ft. ; the exhaust passage at 
the turbine end measures no less than 16 ft. x 8 ft., and is 
connected by a breeches pipe with the condensers. Separate 
circulating water pipes are provided for each condenser, 
with stop valves, so that either of them may be laid off for 
cleaning while the turbine exhausts into the other one ; tlie 


Fig. 17.—PARSONS CONDENSERS AND AIR-PUMPS. 


cleaning will be effected by means of steam ejectors with 
the necessary piping to enable a cleaning solution to be 
circulated through the tubes. A separate dry-air-pump of 
the Willans-Edwards totally encl self-lubricating type, 
driven directly by a 60-в.н.р. B. T. H. motor at 100 R. P. M., is 
provided for each condenser, and is coupled to a common pipe, 


so that they can be used singly or together, with either or both 


condensers. Vacuum- 
augmenter jets are also 
installed, discharging into 
the same air pipe, but each 
air-pump is of sufficient 
capacity to deal with the 
air from both condensers 
during normal leaks with- 
out the aid of the augmen- 
ters. The condensate is 
removed by two Pulso- 
meter extraction pumps 
coupled to 23-B.H P. 
B.T.H. motors, and draw- 
ing from а  bus-pipe; 
either pump is large 
enough to deal with the 
whole of the condensate 
from both condeneers. 
Condensing water is de- 
rived entirely from the 
river Don, and is received 
through sluice gates into 
a sump, flowing through 
two Brackett revolving 
disk screens, 20 ft. in 
diameter. From the sump 
two culverts measuring 
8 ft. 3 in. wide x 8 ft. 
>in. high carry the water 
under the whole length of 
the engine room ; either 
culvert can be emptied 
for cleaning whilst the 
other is in use. A single culvert, measuring 10 ft. 
x 10 ft, on the other side of the engine room 
carries away the discharge from the condensers. Four 
circulating pumps are at present installed, two draw- 
ing from each culvert; they are of the self-regulating 
type made by the Rees Roturbo Co., Ltd., and are each 


‘capable of supplying 19,200 gallons of water per minute. 
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Each pump is driven by a B. T. H. motor of 510 B. H. P., 
running at 580-610 R.P.M. A rotary priming pump by the 
same makers, driven by a 12-B.H,P. motor, is provided. 
The circulating pumps all feed into a main bus-pipe, the 
diameter of which ів tapered from 78 in. to 39 in.; from 
the bus-pipe the smaller condensers are fed through pipes 
25 in. in diameter, and the 35,000-Kw. set through 86-in. 
pipes, the discharge pipes being of corresponding diametere. 
The bus-pipe and part of the delivery pipes are constructed 
of mild steel plates ;^, in. thick; the flanges, branches, 
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oil-switch room on the second. The control room is on the 
fourth floor. 

On the ground floor are installed the earthing resistances 
for the generators, together with isolating oil-switches for 
the latter and for the outgoing cables; here also space is 
available for bus-bar reactances and switchgear, which are 
not at present required. On the first floor, in addition to 
the bus-bars, which are in duplicate, are the selector 
switches, operated by handles outside the compartments, 
and the instrument transformers. The bus-bars are carried 


FId. 19.—ConrroL Room, 


longitudinal and circumferential seams are all electrically 
welded, the bus-pipe, it is believed, being the largest ever 
constructed in this country on this system. The remaining 
pipes are of cast-iron. Expansion joints of corrugated 
copper are provided in all the delivery branches, and valves 
operated from the engine-room floor are fitted in all pump 
delivery and condenser inlet pipes. All the circulating 
water piping was supplied by Mesere. Aiton & Co., Ltd., of 
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Derby. Part of the huge 78-in. bus- pipe, being put on rail on 
Arm stice Day, was conspicuously painted “The Pipe of 
Peace." Water for the glands of the cireulatiag pumps 
and for the oil coolers is taken from the bus-pipe through 
duplicate filters, which are cleaned at frequent intervals. 
The switchgear із housed in a separate building annexed 
to the engine room, and was supplied by the British 
'Thomson-Houston Oo., Ltd.; it is of the remote-control 
cubicle type, designed for a plant capacity of 125,000 Kw. 
The ground floor of the switch-house accommodates the 
cables, while the bus-bar room is on the first floor, and the 


on specially substantial supports, to prevent any movement 
oa the occurrence of a very bad short circuit. | 

Ол the second floor the oil switches are arranged in two 
banks, divided bv a wall. 'The switches are of the B.T.H. 
standard motor-operated type, and are illustrated in fig. 22, 
the nearest switch in the row being that which controls the 
30,000-K w. set, and which is rated to carry 4,000 amperes ; in 
this range there are 13 switches controlling the three genera- 


Fig, 21.—WESTINGHOUSE TRANSFORMERS FOR ROTARIES, AND 
Sri ROC CO Fans, 


tors, seven feeders, two rotary converters, and one inter- 
connector. The other bank comprises at present eight 
feeder switches, and a 4, 000-ampere bus-bar coupler is 
mounted between the two rows. 

The feeder switches are all alike, rated at 500 amperes, 
and provided with split- conductor equipment, though the 
older feeders are not of this type. Each feeder is further 
protected against overload by a time-limit relay. The 
generator switchgear is provided with circulating-current 
protective gear, together with automatic circuit-breakers in 
the exciting circuit, and an earthing resistance and isolating 
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oil-switch. An emergency trip pedestal is installed close 
to the turbine stop-valve to open the generator oil-switch. 

The control room is illustrated in fig. 19 + it contains two 

control boards—one of 10 panels for the generators and 
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rotary -convertera (mentioned . below), an interconnector 
to No. 1 station, and the bus-bar coupler, as well as the 
Tirrill regulators (one for each alternator) and accessory 
.Switchgear; the other of eight panels, arranged on the 
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front of the generator board are five Chadburn electric 
engine-room telegraphs, with Klaxon horns, which com- 
municate with the turbine starting platforms and the two 
boiler houses; alongside of these are pillars carrying an 
ammeter and voltmeter for the exciter of each alternator. 
The room is admirably lighted from three sides and the 
domed roof, a semi-indirect bowl-fitting in the latter 
providing for night lighting. 

The rheostats in the field-circuits of the alternators are 
electrically operated, with stand-by hand-operated 1heostats. 

A Chloride storage battery cf 250-A.-H. capucity is 
installed to operate the oil-switclcs, pilot lamps, &c., as 
well as an emergency lighting circuit. 

The two stations are interconnected by way of a bank of 
transformers, the voltage of No. 1 being 3,300 and that of 
No. 2 6,600 volts; the three single-phase , oil-cooled trans- 
formers, with one spare, are shown in fig. 20. They are 
rated at 2,085 Kk. v. A. each, and were made by Meses. 
Ferranti, Ltd. There is also a transformer in the oil-switch 
room which is fed from No. 1 station, and supplies current 
at 230/460 volts for lighting and heating in No. 2 station, 
besides giving a supply to an adjoining brass foundry. 

The main supply for the station auxiliaries is entirely 
direct-current, and is derived from two 1,500-Kw. B. T. H. 
six-phase rotary converters, mounted in the engine-room on 
a level with the generators, and illustrated, with the D.C. 
switchboard, in fig. 23. The Westinghouse transformers 
for these converters are installed in the basement, near the 
interconnector transformers (fig. 21). The р.с. board 
comprises 16 black enamelled slate panels, and provides 
switchgear for supplying current to the traction feeders, as 
well as the station auxiliaries. A second set of bus-bars 
and four 0'2 sq. in. interconnector cables to No. 1 station 
enable either station to supply the D.c. circuits in both, if 
desired. In the basement between the.two boiler-houses 
there is a sub-station containing two distribution boards fed 
from the main р.о. board, and each controlling the power 
supply to the auxiliaries in one boiler-house. 
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Fia, 23.—B.T.H. 1,500-kw, ROTARY CONVERTERS AND DIRECT-CURRENT SWITCHBOARD. 


circumference of a semicircle, to control 15 feeders and 
one spare. All the boards are of black enamelled slate. 
At the end of the main board is a synchronising panel, 
which is duplicated at the other end of the room, space 
being available to double the existing switchboards. In 


At week-ends the generating plant in No. 2 station is 
usually shut down, a 5,500-Kw. set in No. 1 being fed with 
steam from the boiler-house of No. 2; the condensate from 
No. 1 is returned by gravitation to No. 2. 

А D.C. generator anl booster driven by a 115-H.P. motor 


— 
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rovided for charging the storage battery, and for station - 


18 

lighting. An air-compressor, driven by a 21-н.р. B. T. H. 
motor, is installed with piping to 100 points, for blowing 
dust out of the machines, spraying paint, &c. 

А 60-ton electric crane by Messrs. Babcock & Wilcox, 
with a 5-ton auxiliary hoist, spans the engine-room, 
and a 15-ton hand crane serves the rotary converters and 
circulating pumpe. The latter are so constructed that they 
can readily be opened up without dismantling much of the 
the piping, the whole of the bend being removed in one piece. 

The cables inside the station were all supplied by Messrs, 
Callender’s Cable and Construction Co., Ltd., special flexible 
single-core cables being installed to connect the alternators 
with the switchgear ; these cables are run through porcelain 
tubes carried in supporte of reinforced concrete. The rest 
of the high-pressure cables are of the three-core type, and 
all are paper-insulated and lead-covered. The low-pressure 
D. O. cables are rubber-insulated and 
armoured. | 

The station is extremely well lighted 
from the sides. Artificial light is pro- 
vided by gasfilled lamps with Mazdalux 
reflectors, fixed above the crane, and de- 
signed to produce uniform illumination 
at the working level. The lighting cir- 
cuits, with the exception of the emergency 
lights fed from the battery, are supplied 
with current at 280 volte by the 57°5-Kw. 
motor-generator which charges the bat- 
tery; the lighting can also be thrown 
entirely on the battery if necessary. The 
lighting installation was carried out by 
the British Thomson-Houston Co., Ltd. 

The Rotherham area of supply is 12 
miles wide, overlapping that of Shef- 
field at Tinsley, and coming within 300 
yards of а sub-station of the Yorkshire | 
Electric Power Supply Oo., so that linking-up with these 
systems will bean easy matter. Very little overhead distribu- 
tion is used, the mains being mostly lead-covered and single- 
wire armoured in iron pipes. Recently some of the mains 
have been laid solid in troughs. Ол taking over the supply 


Fi1G. 25.—SWINTON SUB-STATION, 


from the Rawmarsh & Swinton Co., the three-wire D.C. 
system was converted to two-phase 4. 0., using the old 
mains. There are some 47 sub-stations on the system, 
many feeding small isolated networks. 

From the generating station to Rawmarsh, a distance of 
21, miles, a tramway feeder is carried оп the tramway poles, 
ав a temporary measure. Supply is also given to the railless 
systems of the company and of the Rotherham Corporation. 
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In fig. 25 we illustrate the interior of a sub-stetion at 
Swinton, 6 miles from Rotherham by road. This station 
contains two 250-Kw. rotary converters of B.T.H. aud 
Westinghouse make, supplying the traction feeders, and a 
B.T.H. motor-generator fed from the traction circuit. 
Three-phase supply is also given, the a.o. switchboard 
being on the ground floor with the transformers and 
the running plant, and the 
D.C. board on a gallery. 
Numerous large works are 
already connected to the sys- 
tem. One in particular is 
remarkable for the magnitude 
of the demand—namely, the 
works of Messrs. Steel, Peech 
and Tozer, which is about a 
mile from the power station. 
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Fid. 24.—ARRANGEMENT OF SWITOHGEAR. 


Eight six-core, 0*1 sq. in. cables were laid to this works, at a 
сові, of no less than £50,000. А suspension bridge by which 
the cables are carried over the river Don is shown in fig. 26. 

The demand of this works is 6,000 Kw., and it will 
shortly require a further 8,000 xw. In one of the 
sub-stations at this works there ів an 
induction-motor-generator of 1,250 KW., 
and а rotary converter of the same 
rating, with a handsome D.c. switchboard 
and A. O. switchgear. The distribution 
pressure is 280 volts. The works plant 
inoludes a fly-wheel motor-generator set 
consisting of four 3, 120-K W. D.C. genera- 
tors connected in series, and driven by 
a 93,000-H.P. induction motor, with a 
230-ton fly wheel running at 600 R.P.M.; 
а 15,000-H.P. D. C. motor, fed at 1,500 
volts, and driving reversing rolls at 
0.100 R. P. M.; а 5,000-H.P. induction 
motor driving rolls; and about 1,000 
other motors. 

The power-factor of the Rotherman 
general load is usually from 0°75 to 
0:8, but sometimes rises to 0°9. The 
average consumption of coal at present 
is about 2 lb. per unit generated, and 
this will be reduced as the load increases. 

Rotherham has Song claimed to be 
one of the most economically operated 
systems in the country. 

The load factor in 1918-19 was 32 3 

эг cent., and the plant in operation was 
all installed in No. 1 station (15 500 kw. 
see ELEO. Rev., January 24th. 1919, 
p. 107). During the period 1913-1918 
the coal consumption decreased from 3:68 to 3°26 lb. per unit 
generated, but since the new station was put in commission 
the consumption has fallen to 2 lb., in spite of the poorer 
quality of the coal, and the use of the old power station 
at week-ends, When the plant is in full operation, there- 
fore, we may hope to seea record established at these works. 
For the last complete year the average price obtained per unit 
sold was 1:16d., a figure which cannot be paralleled at апу 
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other undertaking in this country whose records are published. 
The total cost of the complete system, with plant of 
70,500 KW., was about £1,200,000, or only £17 per kilowatt ; 


Fid. 26.—SUSPENSION BRIDGE FOR CARLES. 


the cost at present prices would be £70 per kilowatt! 
The 60,000-Kw. power station projected by the County of 
London Co. at Barking is estimated to cost £2,678,000, 
and the complete system £1,500,000. It is clear, there- 


fore, that the Rotherham Corporation has acquired a firet- 
class up-to-date power station at a pre-war price, and owing 
to the low capital charges, together with the high-power 
factor of the class of load supplied, it will be possible to 
offer power to manufacturers at exceptionally favourable 
rates. As usually happens in such cases, for the first year 
or two, while the new plant is only partly in commission, 
the annual profit hitherto recorded may give place to a deficit ; 
but a cheap supply of power invariably creates an increased 
demand, and in the light of past 5 we confidently pre- 
dict that within twoor three years the plant will be fully loaded 
and will produce a bandsome return on the capital erpended. 
In coucluding this brief account of a remarkable under- 
taking, we wish to express our thanks to Mr. Cross for the 
facilities which he kindly afforded us to obtaia particulars 
and photographs of the plant, and our appreciation of the 
courtesy shown to us by all the members of his staff with 
whom we came into contact ; our thanks are due especially 
to Mr. W. H. Doffett, chief assistant; Mr. J. R. Hawes, 
electrical superintendent ; and Mr. W. Redmayne, mains 
superintendent. Mr. Cross has guided the fortunes of the 
Rotherham electricity department for some 19 years, and is 
to be congratulated on the monumental proportions and 
efficiency of operation of the fine plant which he contr ls. 


— — —— — ee ee ——À— — аар 


LLEWELYN B. ATKINSON, M.LE.E., A. M. Inst. C. E., 


President of the Institutlon of Electrical Engineers. 


THE office of President of the Institution of Electrical 
Engineers is not only an honourable and dignified position 
—it is also a post involving many onerous duties, demanding 
almost whole-time service during a great part of the 
year, and calling for the | 

exercise of the highest 
qualities of tact, adminis- 
trative ability, urbanity, 
wisdom, and knowledge of 
men. The burden has been 
constantly increasing in 
weight of responsibility 
and number of different 
interests concerned, year 
by year, and since the 
Council definitely laid it- 
self out to represent and 
watch over not only the 
scientific interests of the 
industry, but also its in- 
dustrial and commercial 
branches, the duties of 
the President have become 
innumerable, and his jour- 
neyings incessant. Hence 
it is of the first import- 
ance that the post should 
be filled only by men who 
are of the highest repu- 
tation and capacity, and 
are held in high esteem 
both within and without 
the Institution. 

For many years past 
those conditions have 
been abundantly fulfilled, 
and this year also the 
Institution is fortunate 
in having secured for 
its head one of the 
most able and popular 
men in the electrical 
world. 


We trust tba — 


Mr. Atkinson is one of those men (and there are not 
many left) who were at work in the early eighties, in the 
time of pioneering between those two landmarks, the Paris 
Exhibition of 1881, and the classic paper by Dr. J. Hopkinson 
and his brother Edward, 
on dynamo design, which 
was read before the Royal 
Society in 1896. The 
path which was hewn in 
those days became after- 
wards a broad road, and 
those who followed can 
have but little conception 
of the difficulties which 
were met with and over- 
come. 

As might be surmised 
from his fint name, Mr. 
Atkinson was born in 
Wales—at Builth Wells, 
Breconshire; his father, 
a civil engineer, had car- 
ried out railway work in 
various quarters of the 
globe, and designed and 
laid out the Mid-Wales 
Railway, which has since 
been in:crporated in the 
Cambrian system. Мг. 
Atkinson was educated at 
the Merchant Tuylors’ 
School, on the modern 
side, and gave special at- 
tention to physics and 
chemistry, with the result 
that, on leaving, he was 
awarded an Exhibition at 
St. Thomas's Hospital : 
Git S bett he did not, however, take 

this up, having decided 

| to adopt his father's pro- 
fession. At that time elec- 


he will enjoy а success- 
ful, if strenuous, year of 
office, and we know that, 
given health and strength, he will not be found wanting in 
any of those attributes which go to the making of a 
first-class President. 


Photo, by] 


LLEWELYN B. ATKINSON. 


trical engineering was a 
coming thing, and in 1880 
he attended Prof. Ayrton’s 
evening classes in elec- 
tricity at Cowper Street Schoole, Finsbury, before the Fins- 
bury Technical College was buit, winning in 1881 the first 
prize and silver medal in the City and Guilds of London 


[Wukeham Studios. 
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Institute's examinations in electrical technology. 


manager of electrical companies, but he wisely decided, in 
accordance with: the advice of Sir William Siemens, to 


acquire a complete engineering training, for which purpose. 


he entered the Engineering Department of King's College, 
London; here his successful career was continued, he being 
awarded the Telford medal for gaining the highest number 
of marks in both his second and third years. 

- Having completed his technical training, Mr. Atkinson 
was.apprenticed to Messra, Kitson & Co.’s Airedale Works, 
locomotive builders, Leeds, and in 1886 he was articled to 
Messrs. Goolden & Trotter, of London and Halifax, being 
associated with Mr. Trotter and Mr. H. W. Ravenshaw in 
designing and experimental work in connection with 
dynamos. The manufactures of this firm included р.о. and 
A. O. machinery, and transformers, Mr. Gisbert Kapp 
collaborating in the a.c. work. Mr. Atkinson took out his 
first patent in 1886, for a dynamo brush constructed of 
layers with intervening resistances for the purpose of 
preventing sparking, a design which was revived by Mr. 
W. M. Mordey before the I.E.E. many years later. In the 
following year, Mr. Atkinson studied the application of 
electricity to mining, and took out many patents in 
connection with coal-cutting and other machinery. 

One of his first jobs in 1887, at Halifax, was to design, 
with Mr. W. H. Ravenshaw a 6-H. P. direct-current motor, and 
to build it on to a coal-cutting machine of the bar type. 
This was the first electric coal-cutter, and the capabilities 
of the electric drive were demonstrated as soon as it was put 
to work, by breaking the cutter bar. This led to his 
spending а good deal of time practically working at the coal 
face, and designing an improved cutter bar. Four years 
later, in collaboration with his brother Claude, their paper 
on Electric Mining Machinery was awarded the Telford 
gold medal and premium by the Institution of Civil 

eers. 

One of his early experiments about 1888 was trying to 
run a small motor having laminated fields, with alternating 
current, and he found that, though it was not of much use 
as an ordinary series motor, it ran fairly well with a decided 
torque when alternating current was applied to the field 
windings, the armature short-circuited, and the brushes 
rocked about 45^. The arrangement is quite well understood 
to-day, but it was surprising when first tried as an experi- 
ment at а time when synchronous motors were undeveloped, 
and some five years before the great controversy took place 
on alternating-current motors. 

In 1888, Mr. Trotter having retired, he became a partner 
in the firm of Messrs. Goolden & Co. Next year the works 
were removed to London, and considerably extended under 
Mr. Evershed, the instrument-making department was 
developed into an important section of the business. In 
1893 the business of the company was amalgamated with 
that of Messrs. Easton & Anderson, under the title of Easton, 
Anderson & Goolden, Ltd., and Mr. Atkinson became a 
director of the new company, until he retired in 1897. In 
the following year he read a paper before the Institution of 
Civil Engineers on the “ Theory, Design, and Working of 
Alternate-Current Motors," which was awarded а Telford 
premium. That paper was long before its time; it con- 
tained the fundamental principles of almost every kind of 
A.0. motor, anticipating many later inventions, and had 
it not been buried in the archives of the Civil Engineers, 
owing to the secretive practice of that Institution, it might 
have exerted a considerable influence on the position of this 
country in this industry. 

Although Mr. Atkinson had attained to so high a posi- 
tion on the technical side of the industry, he always had a 
strong bent towards the commercial side, and his next 
undertaking bore in that direction, marking a new epoch in 
his career. In conjunction with the late Mr. P. J. Fawcus, 
and others, he founded the Trafford Park Power and Light 
Supply Co., Ltd., the first company formed in this country 
with the primary object of distributing cheap power over an 
industrial area; for nearly 20 years he was a director of 
this company, which was recently absorbed by the Stretford 
Urban District Council. One of the firms which built 
works in Trafford Park was that of Messrs. W. T. Glover 
and Co., Ltd., and when this firm was rcorganised in 1903, 


This 
success: brought him several invitations to become the 


pr: 


Mr. Atkinson was invited to become à direotor, a post whith 
he occupied for about; 17 years, being for the greater part. 
of that time in charge of the London office of the company. 
The business was recently purchased by Messrs. Vickers, 
Ltd., and he was invited to remain on the board, but retired. 
on account of hia many other occupations. . 

We now come to & third period in Mr. Atkinson's career: 
his connection with the Cable-Makers’ Association. He 
had taken a prominent part in the affairs of this Association 
from the time when he joined the board of Glover's, being. 
at опе time chairman; his exceptional qualities were there- 
fore familiar to his associates, and on the death of the late 
Mr. A. Н. Howard, in 1916, he was unanimously: invited: 
by his colleagues in the cable-making industry t» become 
the secretary and manager of the Association, a position. 
which he still occupies. He is also chairman of the Joint 
Industrial Council of the cable-making industry. 

It must not be supposed, however, chat Mr. Atkinson’s 
preoccupations in other fields diminished his interest in 
electrical engineering proper ; he frequently took part in 
the discussions of the Institution of Electrical Engineers, 
of which he became a member in 1900, and in 1918 he 
delivered a remarkable address (the 10th Kelvin lecture) 
to the Institution, on The Dynamical Theory of Electric 
Engines,” in which he opened up a new field of thought 
and investigation which had been previously almost 
wholly neglected. In 1917 he was elected a Member of 
Council, and in 1919 Vice-President of the Institution. 
Amongst other of his multifarious activities, we may 
mention that he is a member of the Electrical Sectional 
Committee of the British Eogineering Standards Associa- 
tion ; a representative of the I. E. E. on the Electrical Research 
Committee ; a representative of the C.M.A. on the Electrical 
Development Association ; and a Member of Council of the 
Federation of British Industries. For many years he has 
been a member of the Dynamicables, of the 25 Club, 
and of the Electro-Harmonic Society, and other bodies 
connected with the social side of the industry. 

Mr. Atkinson has several times visited America, and in 
1898, the year of the Chicago Exposition, he was invited 
by the Westinghouse Co. to remain in the United States 
and organise an electrical mining department of their 
business, but his engagements at home prevented his aocept- 
ance of the offer. He has also visited German and Belgian 
industrial centres in connection with technical and com- 
mercial affairs. His inventions and patents cover a wide 
range, including mining machinery, D.C. and A. C. apparatus, 
electrical instrumenta and demand indicators, &c., and he 
has carried on research and testing laboratories of his own. 
He was also at one time a frequent contributor to the 
electrical and financial Press on electrotechnical and 
commercial matters. 

Mr. Atkinson is a man of very remarkable character, com- 
bining the methodical, deliberate, and precise habits of mind 
derived from a scientific training with extraordinary 
versatility and “savoir faire." Ніз inclinations are pro- 
gressive, and he scorns obsolete methods or apparatus. 

He is very even-tempered and forbearing, and exceedingly 
sensitive to discord between himself and others or amongst 
others with whom he associates. He isa humanitarian with 
broad views of life, and a great lover of his home, which, as 
would be expected, is of a unique character, replete with 
domestic labour-saving devices. In addition to his many 
and varied professional activities, he is an agriculturist, and 
runs a small farm on scientific lines. 

His hobbies are collecting slide rules and spinning tops, 
the latter especially giving him great enjoyment. As for 
sports and pastimes, he plays golf so badly and so good- 
humouredly that he seems to do so rather to give amuse- 
ment to the onlookers than for the sake of personal 
pleasure. 

His scientific habit of thought prevents him from doing 
anything by chance, and yet, as though his nature demanded 
an outlet by way of relaxation from such severe, precise, and 
rigid calculations, he has been known to pounce upon a 
friend who has happened to win a small stake at cards, and, 
with great delight, to toss him for the proceeds—which he 
invariably wins. | | | | 

It may not be generally known that during the war -he 
served as a special constable, | 

Е 


586 


THE ELECTRICAL REVIEW. [VoL — No. 2,241, NOVEMBER 5, 1920. 


Recent history is silent as to whether he is still а 
fisherman, but rumour says that it was he who, as a lad, 
called at the local squire’s house to ask for permission to 
fish in his lake, and when this was curtly, and, ав he con- 
sidered, radely, refused and the door slammed in his face, 
noticing that the key was on the outside of the door, he 
ia it in the look and threw it in the lake on his way 

ome. | 

In the proceedings of the Institution, Mr. Atkinson's 
most noteworthy attributes are his extraordinary lucidity 
in debate, and his mercilessly logical method of developing 
his argument, combined with remarkable powers of pene- 
tration to the roots of the matter and of expressing his 
views in concise, clear-cut English. His power of seeing 
both sides of а question does not prevent him from forming 
very definite views, to which he gives expression in uncom- 


promising terms, without fear or favour. On the other 
hand, his tact and suavity, combined with his nal 
popularity, are priceless qualities in the conduct of 
discussions, and he has many times carried through 
difficult negotiations to a successful issue where others 
would have arrived at a deadlock. 

Those who have heard his many speeches at Institution 
functions during the past year—sparkling with humour, but 
always with an undercurrent of sound and serious import— 
know that the industry will be well and worthily repre- 
sented on all such occasions during the ensuing year ; 
and the President's admirable record of success іп 
engineering and in business guarantees that the affairs of 
the Institution, technical, commercial, and social, will be 
Ee on the soundest lines whilst he holds the reins of 
office. 


THE “TURBINE” BOILER FURNACE. 


lN these days of expensive fuels any device that is calculated 
to promote fuel economy and increased steaming efficiency is 
worthy of consideration. If the air flow is uniform and the 
fuel i8 spread Ба over the grate, combustion will ulso be 
uniform and even throughout the whole area of the fire. In 
an ordinary boiler furnace these conditions are not necessarily 
fulfilled, resulting in an excessive air flow through the grate, 
which 1s а particularly active source of loss. By the use of 
the furnace hereunder described, however. it is claimed that a 
considerable reduction in the amount of excess air can be 
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Fic. 2.—“ TURBINE " FURNACE APPLIED TO LANCASHIRE BOILER. 
Ев. 3.—'' TURBINE " FURNACE GRATE ‘* BLADES.” 


made, the air can be thoroughly diffused ever the whole area 

of the grate, and it ean be brought everywhere into intimate 
contact with the fuel. 

The furnace under eonsideration takes its name from the 

v which ite form in longitudinal section bears to the 

Jet and blades of an impulse de Laval steam turbine, the in- 


tention being that the air shall pass up between the fire bars 
at ап equal rate over the whole surface of the grate. | 

The constructional details will be gathered from fig. 1, which 
shows the furnace as applied to à Babcock & Wilcox boiler ; 
fig. 2 shows its application to а Lancashire boiler; and fig. 3 
illustrates the Turbine furnace '' blades.” 

As shown in fig. | several troughs (the number varies with 
the width of the furnace) rounded at the bottom and measur- 
ing about 5 in. ucross their mouths are disposed longitudinally 
within the furnace flue. Each trough is separate from the 
rest, und lies, unbolted, in contact with 
its neighbours, being hooked at either 
end over ridges on the dead and bridge 
plates (5) and (54), but otherwise un- 
supported. Angle-sectioned extension 
pieces (3) are bolted to the two outer 
troughs so as to fill the gaps between 
them and the furnace walls. 

Within the mouths of the troughs are 
placed fire-bar members (1), the form of 
which will be readily followed from fig. 
3. Each blade shown in fig. 1 in 
sectional elevation is part of а separate 
casting (fig. 3), so that each trough has, 
say, three or four dozen of these sepa- 
rate fire-bar castings, which are sup- 
ported on the edges of the troughs. Each 
casting is provided with a slot in front 
and with a flat web behind (fig. 3), 
which fits into the slot of the succeeding 
А casting. It will be appreciated then that 

the fire-bar castings can be rapidly slid 
| into position, the whole being locked 
| together by the insertion of the last 
| meinber (14), fig. 
| 
| 


l. 

The top surface of the grate thus 
formed is, however, not continuous; be- 
tween each pair of castings a 3-in. wide 
slot is left for the passage of air from the 
trough below, fig. 2, the width of the 
slot being preserved even when the cast- 
ings are tightly pressed together. The 


= — — | rear face of the blade of each casting 


lies at an angle of 45 deg. to the general 


top surface of the grate; the forward 
EDD face of the sueceeding casting makes an 
angle of 60 deg. with the same plane; 
and the à-in. slot between the pair is 
thus continued below in the form of an 
inclined tapered passage. It is this form 
of air passage, it is claimed, which en- 
ables the finest fuels (even in a powdered 
form) to be burned, because the inclined 
surfaces tend to prevent the fuel falling 
through the slots between the fire-bar 
members. Ав shown at (2), fig. 1, the 
bottom edges of the sloping blades are 
formed to a radius so that with the 
curved bottom of the trough they make 
an approximately circular passage for 
the air flowing along the trough. The 
area of this passage, owing to the in- 
clined trough bottom, the trough being 
shallower towards che back than at the front, decreases from 
back to front in such a way that, as air escapes through the 
successive slots into the fire, the velocity of the remainder 
in the trough remains constant. 

Air is drawn into the troughs by means of а separate steam 
jet (10) for each trough, which is placed at the mouth of an 
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injector pipe (4). For the first portion of their length the in- 
jector pipes contract in diameter; for the centre portion they 
are parallel; and for the remaining portion they expand to 
suit the radius of the trough bottom as shown at (4). 

All the steam jets are connected to a single source of steam; 
the nozzles have a large coetticient of expansion, and their 
form is such that the jet of steam splays out and fills the bore 
of the injector pipe. Superlieated steam is used for the jets. 
The supply is taken from the top of the boiler and led by a 
system of piping through a reducing valve and pressure gauge 
for some distance into the side flue before passing to the jets. 
This form of superheater is very simple and easy to install, it 
being necessary to remove a single brick only from the boiler 
setting. The employment of superheated steam, it is claimed, 
increases the efficiency of the injector jets, because for equal 
weights the volume delivered is greater if superheated. Fur- 
ther, the use of a number of small jets also leads to economy. 
for the amount of steam used is proportional to the square of 
the jet diameter. The air pressure prevailing in the troughs 
depends on the pressure of the steam delivered to the jets. 
Therefore, the air pressure below the fire bars can be regulated 
over a considerable range, so that a wide variety of fuel can be 
burned in a furnace at different times. The ash and clinker 
аге removed by raking them out over the dead plate (5), fig. 1. 
Very little dust falls through the bars into the troughs; what 
does is removed by a long-handled scoop. A large proportion 
collects in the combustion chamber between the two brick 
dee shown in fig. 2, and is removed through the door 
shown. : 

' Turbine " furnaces can be readily fitted to any type of 
existing boiler. As regards their performance, we recently 
had an opportunity of inspecting several installations at work 
which, according to their uses, are giving every satisfaction. 


The claims made for them with regard to performance and ` 


ability to burn cheap low-grade fuels appear at first eight to 
be very high, but a number of tests have been carried out on 
installations in various parts of the country, and in every 
case the furnaces have performed their proper functions in а 
commendable manner. | 


REVIEWS. 


The Principles of Electrical Engineering and their Applica- 
tion.. By GisBERT Karr, M.I.C.E. Vol. IT. Application. 
Pp. xv+384; 173 figs. London: E. Arnold. Price 18s. 
net. : 


In this book it is pleasing to note the continuance and 
enlargement of the lucid chapters contained in Dr. Kapp's 
previous volume. We have yet to see а more comprehensive 
statement of electrical principles, and in like manner the 
fundamental applications are set out. It is true that certain 
details one might have looked for are not dealt with, but in 
the main the ground is well covered. Again in this volume 
one is led in a careful manner through the maze, so that 
even the most intricate problem is brought to a conclusion 
without having to traverse devious paths. With his almost 
uncanny facility for reducing an otherwise complicated for- 
mula to a simple expression, the author enables one to memo- 
rise facts and figures so that they become anything but 
difficult, and withal he carefully explains his reasoning and 
indicates the verv truth of each constant and variable. 

The main headines of the first volume may be reiterated 
with advantage. viz.. Conductors, Resistance, Distribution, 
Electrostatics. Electromagnetism. Electrodynamics, Units, 
Magnetic qualities of Iron. and Alternating Currents: having 
obtained a complete knowledge of these items, one is led to 
questions of dvnamo design, and the second volume opens 
with a discussion relative to the armature, and here we are 
at once impressed with the clarity of presentation. Field 
magnets are next treated of, and the paragraphs dealing 
with the critical speed of turbo-dynamos are of absorbing 
interest. In the chapter relative to the complete dvnamo 
there is much to attract one, but the vexed question of com- 
mutation is dealt with,in a more than ordinary manner: here 
and in the following pages on working conditions. Dr. Kapp 
is probably at his best, the manner in which details and 
special applications are introduced being especially bright. 
The importance of obtaining a good load factor upon plant 
makes the next chapter one that will appeal to all, and “ The 
dvnamo in connection with a storage battery "' forms a fitting 
title thereto; though brief, the matter is comprehensive. 
Few are qualified to nen a chapter on experimental work 
with the assurance of Dr. Карр, and, as we have noted pre- 
viously, bis modesty in dealing with points upon which he 
ja an expert, is most marked. Many engineers might with 
advantage model their tests upon the examples and methods 
indicated. 

We now turn to alternators, and bearing in mind the 
principles so clearly enunciated in the first volume, we аге 
able to appreciate to the full the problems now reached. 
The gubiect matter relative to harmonics is very detailed. but 
fully explicit. The next two chapters relate especially to 
the practical working of alternators. and there is much of 
interest to be gleaned from them. Converters form the suh- 
ject next handled, these are very briefly tackled. Following 


upon this a digest of the author's classic work on Trans- 
formers’’ forms the basis of two chapters, and again We 
are compelled to admire. Of late years the induction motor 
and alternating current commutator motors have attracted 
much serious attention as subjects for especial and careful 
study and research, and for anyone who desires to learn in 
& concise yet complete manner the considerations attached 
thereto, we cannot but recommend the perusal of the pages 
before us; the principles involved may be then masiered ih 
a facile manner. Readers of the recent lines in this periodical 
anent power factor will find Dr. Kapp's last chapter relating 
to phase advancing, enlightening and worthy of consideration. 

The work concludes, in a manner similar to its predecessor, 
with a good general index and index to formule; in spite 
of difficulties, the general quality of the book shows no 
deterioration. The two volumes form an admirable handbook 
for the student and the general engineer, and with advan- 
tage may be read by all whose business brings them in 
contact with electrical machines and installations. 


The Year Book of Wireless Tclegraphy and Telephony, 1920. 
Pp. 1,148, illustrated. London: Wireless Press, Ltd. 
Price 10s. 6d. net. 


For the eighth year in succession this publication makes 
its appearance. During the eventful years which have elapsed 


since it was first offered to supply а ird real need, the 


scope and excellence of the volume have been steadily in- 
creased, and the Year Book has long since come to be regarded 
as indispensable to anyone associated with wireless work. 
The latest edition embodies quite a number of distinct im- 
provements, apart from the special technical articles which 
always constitute so valuable a feature of the book. Dealing 
first with these improvements in the arrangement of standard 
matter and chronological records, &e., we find that the calen- 
dar has been improved by the addition of the times of sun- 
rise and sunset (Greenwich meridian), and by the inclusion 
of the phases of the moon. All matter relating to wireless 
progress has been transferred from the calendar to the special 
“ record of development," which has been thoroughly revised 
by Dr. N. W. McLachlan: we do not notice in this record 
any particulars of the long-distance Poulsen arc stations erected 
in France and Italy and certain other countries during recent 
years. The section on laws and regulations appertaining to 
wireless has been enriched by the addition of much fresh 
information, and the general arrangement of this important 
section is now exceptionally clear and concise. А point which 
wil appeal to every user of the volume is the inclusion of 
small maps of each country in the pages dealing with its 
wireless laws and regulations. "These detail maps replace the 
unwieldy world-chart which has formed a feature of previous 
editions. For purposes of reference to individual countries 
and stations the detail maps are undoubtedly more convenient 
and useful than the world chart, but the latter (on a smaller 
scale than hitherto) should certainly be restored in future 
editions. The individual stations need be identified only by 
reference numbers, if at all, but it is often verv convenient 
to have a map showing the general location of all the world's 
wireless routes at a glance. 

The list of land and ship stations and their call letters has 
again been revised and brought up to date, and the same ap- 
plies to all the other reference sections, including the direz- 
tories of wireless companies and wireless societies; the bio- 
graphical notes: the literature of wireless telegraphv: the 
Morse code section, and so forth. The bibliography of litera- 
ture on wireless telegraphy and telephony is a very valuable 
feature, erring only on the side that it contains a number 
of books bearing rather indirectly on wireless matters. 

Turning to the special articles which always form such я 
feature of interest in this volume. we find a welcome co- 
ordination of all the meteorological data in one section. 
Writing on radio-communication and meteorology. Lieut.-Col. 
E. Gold gives (in addition to valuable purely technical data) 
a most instructive demonstration of the mishaps attending 
imperfect weather forecasts, and a most convincing statement 
of the achievements now realised in this hranch of meteoro- 
logy. Few people realise the extent to which weather fore- 
casts were employed during the war. Mr. A. R. Hinks writes 
upon wireless and time, and indicates that. as in connection 
with weather forecasts, wireless has made possible results 
which could otherwise not be achieved. . 

One of the most valuable -features of the new edition is 
the excellent series of National Resumes." Each résumé 
is written by a well-known wireless engineer, and covers the 
past vear’s progress and general status of wireless telegraphy 
and telephonv in the country concerned. Résumés are given 
for France. Germany. Great Britain. Holland. Ttalv, Japan. 
Norwav. and the United States. It is certainly to be hoped 
that this innovation will be made a regular feature of the 
vear book and that résumés for other countries will be added 
as occasion arises. At present these national résumés occupy 
a total of less than 30 nages. and we should like to see them 
enlarged somewhat in the next edition. 

Mr. W. T. Ditcham gives а verv good review of the progress 
of wireless telephony, and suggests that the latter will be one 
of the commonplaces of everyday commercial life in the near 
future. Mr. F. P. Swann, writing upon valve amplifiers for 
shipboard use, explains the considerations which led to the 
adoption of the present design of this amplifier. The equ'p. 
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ment described is calculated to give a minimum of trounle 
in operation and maintenance, and it is likely to remain 
effective for a reasonable period whatever the general technical 
developments introduced into wireless practice in the mean- 
time. The relative merits of various circuits and points 
relating to practical operation are discussed in detail. 

Aviation has made such rapid progress during recent years, 
and wireless plays such an important part in modern 
aviation that it is not surprising to find a special section of 
the year book devoted to aero-wireless work. Major Robert 
Orme writes upon radiotelegraphy and aviation, pointing out 
the difficult conditions to: be met in aeroplane service, and 
reviewing the enormous progress made during the war. It is 
not too much to say that wireless in relation to aviation is 
entirely а war development so far as really practical results 
are concerned. Major Orme very properly lays stress upon 
the enormous importance of directional wireless in the naviga- 
tion of aircraft, and states that the navigational applications 
are probably the most valuable contribution which the wireless 
engineer can afford to the science of aeronautics. Many air- 
men and sailors, as well as wireless operators and students, 
will read with interest Mr. G. M. Wright’s contribution on 
direction finding, in which he considers the fundamental 
geometry of the problem, and also the requirements and 
technique from the wireless point of view. 


Major О. E. Prince's very excellent paper on wireless tele- 
phony and its application to aircraft surveys the almost 
incredible progress made during five years of strenuous effort. 
The story of difficulty after difficulty overcome makes fascinat- 
ing reading, and we have reason to be grateful to the men 
whose efforts established telephony as & working organisation 
in the British flying service, and evoked official admission 
in а German Army Order that we were far ahead in O.W. 
and telephone work. "There is no technical reason at the 
present day why an ordinary telephone subscriber should not 
be able to speak to an aeroplane in flight anywhere within . 
100 miles or во. | 

Consideration of space limitations necessitates conclusion 
of what is even now but a very sketchy outline of the matter 
contained in this year book. The compilations of valve and 
wireless telegraph patents in 1919, and the section on wireless 
terminology and useful data are в continuation of features 
which have already proved their value. Two short chapters 
of special interest pay well-earned tribute to the work of 
the Berne Bureau or international clearing house for radio- 
telegraphy, and to the services rendered to wireless by the 
„amateur experimenter. А new directory feature is a 
list of aerodromes fitted with wireless, and a list of aviation 
identification and call letters. Unquestionably the Year Book 
is this year better than ever before. | 


BUSINESS NOTES. 


Bankruptcy Proceedings.—J. SKINNER (Foster, Skinner 
and Oo.), electric fittings dealer, Liverpool.—First meeting was 
held on November 4th. at Official Receiver's offices, Liverpool. 
Pablic examination; November 29th, at the Court House, Liverpool. 

HARRISON & Sons, electrical engineers, 93, Princes Street, 
London Road, Southend-on-Sea.—First meeting, November 9th, at 
14, Bedford Road, W.C. Public examination, December Ist, at the 
Shire Hall, Chelmsford. 

W. T. SmitH, electrical and mechanical engineer, Victoria 
Street, Bolton—ls, 8d. first instalment of composition of ба. in 
the &, payable Novembar 8th, at the Official Receiver's Office, 
Byrom Street, Manchester. 

G. W. LESTER (Lester & Browne), electrical engineer, 44 and 46, 
Surbiton Road, Kingston-on-Thames.—Receiving order made 
October 30th on oreditors’ petition. First meeting November 15th ; 
public examination, January 14th, 1921, both at Carey Street, W.C. 


W. Н. 8. WABD, electrical engineer, 56, High Street, Acton.— ` 


Receiving order made October 29th on ‘creditors’ petition. 

J. C. THOMSON, electrician (lately electrical engineer and con- 
tractor), late of Station Street, Mansfield, Notts.— Receiving order 
made October 30th, on debtor’s own petition. 

E. OLoNEY, tramway divisional traffic superintendent, 5, 
St. Albans Road, Parliament Hill Fields, N.W.5.—Last day for 
proofa for dividend, November 17th. Trustee, Mr. W. P. Bowyer, 
Senior Official Receiver, Carey Street, W.C. 


Company Liquidations,.— ELECTROLYTIC Co., SPAIN AND 
PORTUGAL, LTD.—Meeting of creditors is called for November 11th, 
at 5, Moorgate Street Buildings, Е.С. Particulars of claima to be 
sent to the liquidator, Mr. В. J. Marsden, by December 16th. 

OOMMEBCIAL ELECTRICAL ACCESSORIES, LTD.—Particulars of 
claims must be sent to the liquidator, Mr. N. Bell, 79, Wool 
Exchange, E.C., by November 26th. 

ACCUMULATORS, LTD.—Meeting of members is called for 
November 29th, at Carlton House, 11р, Regent Street, S.W., to hear 
an account of the winding up from the liquidator, Mr. W. J. 
Matthews. | 

TELEPHOS DOMESTIC AND STREET LIGHTING Co., LTD.—Meeting 
of members is called for November 13th, at 805, Salisbury House, 
E.C., to hear an account of the winding up from the liquidator, 
Mr. H. H. Foster. ; ; 

MAsHAM AND DisTBIOT ELECTRIC BuPPLY Co., Ltp.—Winding 
up voluntarily, Liquidator, Mr. T. E. Thwaites. 


Dissoiution of Partnership. — ENGINEERING SUPPLIES 
Co., consulting mechanical and electrical engineers, 24, Grey 
Street, Newosstle-on-Tyne.—Mr. J. W. Finney and Mr. Н. W. 
Blater have dissolved partnership.  Debts will be attended to 
by Mr. H. W. Slater, who will continue the business under the 
game style and at the same address. 


Trade Announcements. — SOUTHERN ELEcTRIC Co., 
LTD., has removed to permanent premises at 138, Southwark Street, 
S. E. 1, and will shortly open a trade counter and showroom. 
Telephone, Hop 2780. . 

THE YULE ELEOTRIC CO., 47, Station Road, Winchmore Hill, 
N.21, is closing down. All debts will be attended to by the com- 
pany. Remittances should be sent to the Yule Electric Co., at 
9, Delhi Road, Edmonton, London, N. 9. ; 

Messrs. JONES & PoRDES have appointed the following sole 
agents for the sale of their Elba" dry cella :—Midlands, Phillips 
aud Turner, 115, Edmund Street, Birmingham ; S. Yorkshire, 
Darby, and Nottingham, the Hallamshire Electric Co.; Ltd., 16, 
Carver Street, Sheffield ; Principality of Wales. the Commercial 
Electrical Supplies Co., 8, Westgate Street, Cardiff; W. and S.W., 
of England, the Eloo Manufacturing Co., Colston Yard, Colston 
Street, Bristol ; and Central Yorkshire, Rickard, Wright & Dean, 
Ltd., 17, Neal Street, Bradford. 


ENGLISH ELECTRIC & SIEMENS SUPPLIES, LTD.—An amalgama- 
tion has been completed between English Electric Supplies, Ltd, 
and the lamp and supplies department of Messrs. Siemens Bros. 
and Co., Ltd., and from November Ist the business will be carried 
on under the title of English Electric & Siemens Supplies, Ltd. ; 
registered office, Brook House, 191 and 192, Tottenham Court Road, 
W.; the supplies department, showrooms, and stores will be 
retained, and all orders and business in connection therewith dealt 
with from that address. ` 

Messrs. BELLING & Co., Darby Road Works, Edmonton, N. 18 
have purchased the designs and registrations and certain materials 
of the Yule Electric Co., and are arranging to continue supplying 
some of the articles which the company has been making for 
which a demand continues. 

LONDON ELECTRIC STORES will remove on November 8th to 
89, Furnival Street, Holborn, E.C. 4. Telephone No., Museum 4902. 

CITROEN GEAR Co. has removed to 22, Buckingham Gate, 
Westminster, S.W. 1. Telephone No., Victoria 7193 ; Telegraphic 
address, Helical, Sowest, London. 


Catalogues and Lists, —MESSRS. PIRELLI, LTD., 144, Queen 
Viotoria Street, E.C.4.—Price list (48 pp.) of wires and cables, 
including pure and V. I. R., asbestos, and ailk-covered types. Also 
accessories for installation work, rubber gloves, ebonſte tubes, rods, 
and sheeta, &o. Illustrated. | 

MeEsseas. JONES & Роврез, 8, Crawford Passage, Farringdon 
Road, E.O. 1.—4A circular letter announcing that Elba acoumu- 
latora have now been placed on the market in five ajz3s from 20 to 
100 amperes, 2-6 volts. А year's guarantee is given. 

THE NEWMAN ELECTRICAL Co. 64, Newman Street, W.1.— 
Leaflet illustrating and describing Мосо” artistic fittings for 
semi-indireot lighting with alabaster and opal bowls. Fally 
priced. * 

THE ENTERPRISE MANUFACTURING Co., Lrp., Gun Street Bleo- 
trical Works, Bishopsgate, E. 1.—An illustrated and fully priced 
catalogue (24 pp.) dealing with electric fans, small motors, starters, 
awitch and fuse gear, &c. | E. 

BRITISH INSULATED AND HELSBY CABLES, LTD. Prescot, 
Lancs,—A very complete catalogue (104 pp.) of accessories for 
telegraph and telephone line construction, including i 
bolts, poles, fittings, tools, and batteries. Well illustrated and 
dimensioned. Р 

TAE J. G. BRILL Co. 150, Southampton Row, W.C.1.—A 
booklet (4 pp.) entitled “A New Point of View," giving two or 
three testimonials in favour of the “ Birney " safety car. | 

Messrs. T. М. JonNs & Co., 3, Buckland Terrace, Plymouth.— 
A priced leaflet illustrating the “Jone” bell transformer, and а 
list of seven cables for sale. | 

MESSRS. YARNALL & Co., Cornwall Street Ironworks, Openshaw, 
Manchester. Stock list of new and second-hand D.C. motora. 

. THE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C.4.—Lesflet No. O. 2,368, giving particulars and prices of 
“ Geeko" accumulators for ignition, starting and lighting. Also 
an illustrated folder dealing with Osram" vacuum and gasfilled 
lamps. Priced. t "E 

MESSRS. GREENWOOD & BaTLEy, LTD. Donington House, 
Norfolk Street, Strand, W.C. 2.—An illustrated and . priced 
catalogue (15 pp.) of “ Bipol" electric storage batteries, lighting 
seta for cycles. and charging boards, Also two leafists, ono giving 
prices of batteries and lighting sets, and the other illustrating the 
Teo patent electric police service lamp. | 

THE OVERSEAS ENGINEERING Co., LTD., 163-165, Great Port- 
land Street, W. 1.—List No. 175, a priced and illustrated speeifica- 
tion of Overseas-National steam-driven dynamos. Alao List 
No. 135 P, a pamphlet in Portuguese; illustrating and describing 
" Overeas " electric light installations, 
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. Book Notices.—''The Financial Times Inoome-Tex 
Guide, 1920 Edition (revised) " (36 pp.). London: The Finanoial 
Times, Ltd.; price 18. net.—In view of the radical revision made iu 
the Income-Tax by the Finance Act, 1920, this little guide will 
prove invaluable to all affected. The booklet is divided into eight 
seotions dealing respectively with earned incomes (detailing abate- 
ments and allowances, life assurance, &o.); unearned income 
(Government bonds, Treasury Bills, &o.) ; how assessment is made; 
relief and how to obtain it; the super-tax ; the excess profits tax; 
Corporation profits tax and death duties. Every point is clearly 
explained, and tables are included to illustrate the text. 

A Proposal to Inorease the Purchasing Power of the Penny 
(1 рр). By Harry Alloock, M. I. E. E.— In this short paper Mr. 
Alloock puts forward the suggestions made by him at the Cardiff 
mesting of the British Association (ride ELEOTBICAL REVIEW, 
September 10th, 1920, p. 347). 

‘Electric Lighting for Cycles and Motor Cyoles" Ву H. H. W. 
Cross Рр. xiii + 124, figs. £0. London: E. and F. N. Spon, Ltd. 
Price 3s. 6d. net. 

‘Scientific Papers of the U.S. Bureau of Standards, No. 391, 
„Measurement of Diffuse Reflection Factors. and a new Absolute 
Refléctometer " (15 pp), and No. 392, ` А Photographic Method 
of Detecting Changes in a Complicated Group of Objects” (12 pp). 
Washington: Government Printing Office. Price 5 cents each. 

“The English Electric Journal," Vol. I, No. 4. October, 1920. 
(54 pp.) London: The English Electric Co, Ltd.—The Siemens 
Works, Stafford is described in this issue, and the illustrations are 
particularly good. Mr. В. A. В. Bolton contributes an article 
on " The Switchgear Problem in the Power House," and a long 
paper on Test Corrections for Impulse Steam Turbines,” by Mr. R. 
Livingstone, A. M. I. E. E., also appears, as well as notes On a 
Theory of Fluid Friction and its Application to Hydraulies," by 
Mr. E. Parry, B So., &c. 

Labour: Its Output and Reward" (18 pp). By Peroy J. 
Pybus, C.B E., M.LE E.—A lecture given in the Department of 
Industrial Administration, College of Technology, Manchester. 
Manchester : University Press. 

* Teit's Electrical Directory of Australia and New Zealand, 1920." 
Fourth edition (186 pp.) Melbourne: Peter G. Tait.—This 
edition, which supersedes that of 1918, gives very complete 
particulars of about 700 undertakings in the Antipodes. In many 
cares the financial results of last year's working are included. An 

- index of stations by States is included for easy reference. 

“The Industrial League and Council Journal.” Vol. IL, No. 9 
(36 pp). Price 6d.—The October issue of this journal contains a 
pumber of instructive and interesting articles on industrial 
questions. Among these is Work for the Industrial League,” by 
Mr. T. O. Jacobsen, J.P., L. O. C., aud The Industrial Situation,” 
by Мг. H. G. Williams, M. So. Mr. G. N. Barnes's paper, read at 
Olympia recently, is reprinted, and an account of speeches made at 
the Eooentrio Club dinner of the Executive Committee of the 
Council, is given. 


Trade and industry in Austraiia.— An interesting 
address was given by Mr. S. W. B. McGregor to the British Empire 
Producers’ Organisation, on October 28th, on British Trade and 
Industry in Australia. Mr. Ben. H. Morgan. chairman of the 
Organisation, presided. Mr. McGregor dealt with the great 
industrial development of the Commonwealth in the last few years, 
The three main channels were wool manufacturing, the steel 
industry, and the boot and leather trades, for all of which 
Australia had raw materials in plenty. He mentioned the 
Australian Government scheme to use one-third of the annual clip 
for manufacturing woollen goods in the Commonwealth. An 
expenditure of about £14,000,000 was contemplated. Last year 
the principal steel works turned out 162,000 tons of pig iron 
and 185,000 steel ingots. Australia manufactured during Jast 
year about 15 million pairs of boots and shoes. With regard to 
the Australian law which prevents an industrialist making con- 
tracts on this side with workmen to go Australia, Mr. MoGregor said 
that, though һе could make no pronouncement, he understood 
that this Act was not enforced to operate againat the introduction 
of skilled labour into the country for Australia’s new industries. 


Rumanian Neconstructlon.— The Department of Over- 
sees Trade learns from the Commeroial Secretary to H.M. Legation 
st Bukarest that an Industrial Reconstruction Company is being 
formed with the following objects: — To provide industry with 
machines, toole, raw materials, transport, &о.; to distribute raw 
materials that the State brings in as capital ; to make advances to 
industrialists on favourable terms ; to participate in the creation of 
industries beneficial to the nation; to contract loans and to 
discount bills. The capital of the company is fixed at 100 million 
lei, which is to be offered for subscription to industrialists of the 
country up to 50 per cent., by publio subscription up to 20 per 


cent., and the remainder will be offered to industrial financial 


organisations now in existence. 


Lead Report.—Messrs. G. Cawson & Co., reporting on 
October 30th, say :—‘‘ The market this week has not shown much 
change, except that the scarcity of prompt lead has become more 
pronounced, and prices have advanced бв, to 10s. рег ton. Mear- 
while, forward lead has been inactive, there being apparently no 
fresh speculative demand to influence prices, while consumers con- 
tinue their policy of only buying for actual immediate requ're- 
ments. Closing prices are: — Ootober and prompt, £36 Fs. to 
#36 10s.; November, £36; December and January, £35 15s. If 
shipments do not increase, the outlook points to a very firm market 
during the next few months, particularly as strikes and labour 


а оте gom now to be ina 100 ‘way of settlement, which 
urally points to a larger consumption.” 


An After-War Reunion.—A very enjoyable evening was 
spent at the Queen's Hall, W., on October 28th, on theoccasion of 
the staffe’ after-war reunion of the Central Electric Supply Co., 
Ltd., the Westminster Electric Supply Corporation, Ltd., and 
the St. James's and Pall Mall Electric Light Co., Ltd. The 
entertainment, the programme of which comprised musical, 
vocal, and humorous items, was under the direction of Messrs. 
В. Green and 8. G. Nodes. Whether these gentlemen were also 
responsible for the selection of artists we are unable to say, but 
whoever it was deserves congratulation on the choice made. 
Daring the interval Capt. E. J. Bax, chairman of the Westminster 
Co., and Mr. Walter Leaf, chairman of the Central and St. James's 
Companies, delivered short addresses of welcome to all those in the 
employ of the companies who had safely returned after serving in 
Н.М. Forces during the war period, and paid tributes to those who 
had fallen in serving their country. We gather that the number 
of thote who joined H.M. Forces was 307 ; the number of wounded 
was 45; and of those who made the supreme sacrifice 38. То 
quote the “ Roll of Honour" :— 


" Who shall sing the song of Them: 
The wonder and the strength of Them : 
The gaiety and tenderness they bore across the sea : 
In every heart's the song of Them : 
The Chivalry and Fearleseness that strove to win her Free." 


Mr. Vale-Lane’s orchestra rendered much-appreciated musical 
selections during the evening, and the excellent programme was 
also contributed to by some two dozen artists, the msjority of whom 
appeared by the kind permission of Mr. Charles Gulliver, of the 
London Theatre of Varieties, Ltd., and oi Messrs, Groasmith and 
Laurillard. The Staff Entertainment Committee and its hon. seo., 
Mr. В. Litt, are to be congratulated on the way the entertainment 
was arranged and carried out. 


Catalogues for Ghent.—H.M. Vice-Consul at Ghent 
reports the opening at the Vice-Consulate of a commeroial informa- 
tion bureau and library for the use of callers. A special room has 
been set apart for the purpose, and the necessary facilities have 
been provided for the exhibition of United Kingdom directories, 
catalogues, and samples. H.M. Vioe-Consul states that there is 
accommodation still outstanding for the display of a considerable 
number of catalogues &c., and he is accordingly open to receive 
copies from British firms which may be desirous of taking advantage 
of the remaining space available. He suggests, however, that 
such firms, before actually dispatching catalogues or samples, 
should communicate with him on the matter, so that the number 
and range of exhibita may be properly controlled and confined to 
suitable limits. He adds that catalogues may be in either English, 
French or Flemish, and should preferably be in book form. Loose 
sheets and price lists are not desired for the purposes of the presen 
collection.— Board of Trade Journal, 


West Midland Whitley Council.—Àn important Con- 
ference of representatives of local public authorities and staff 
organisations in the Midlands, called at the instance of the 
National Joint Council for Local Authorities’ Administrative, 
Technical, and!Clerical Services, was held at the Council House, 
Birmingham, on Wednesday last. The convener was the Lord 
Mayor of Birmingham (Alderman Cadbury), and the object 
was to consider a proposal for the formation of a Provincial 
Whitley Council for the Midlands. Invitations to the Conference 


were cent to 164 local authorities in Warwickshire, Worcestershire, 


Shropshire, Herefordshire, and Staffordshire, and also to the staff 
associations operating in the area. The Lord Mayor pointed out 
that the National Counoil was anxious to establish Provincial 
Councils and local Committees ; 16 had been proposed, one of which 
would be centred in the West Midlands. Alderman Sir David 
Brooks moved that a Provincial Council, consisting of not more 
than 48 elected members be formed. Such Councils could perform 
very useful and valuable work in discussing the difficult questions 
of wages, hours, and conditions of service. While the Councils 
had no legal status, and no mears of enforcing their decisions, his 
experience was that goodwill prevailed on the Councils, and there 
was a genuine desire on the part of both sides to arrive at decisions 
which would be just and fair. The whole basis of the scheme 
rested on goodwill and co-operation. The resolution was seconded 
by Mr. E. Hallas, M.P., who expressed the hope that the employers’ 
side of the Councils would not be represented by officials or sub- 
oficials. Alderman Goddard (Stoke-on-Trent) supported, and the 
motion was carried. Representatives were present from many 
gas, electricity supply, tramway, and other departments of 
municipal services. 


New Rumanian Wireless Co.— Under the auspices of 
MARCONI'S WIRELESS TELEGRAPH Co., LTD., a new Marconi Oo. has 
just been formed in Bukarest with a capital of 2,800,000 lei. 


New Belgian Accumulator Co.—La Société Continentale 
del'Aocumulateur Edison is the name of & new company which has 
just been formed in Brussels (79, Rue Royale), with & capital of 
1,200,000 fr., to handle the Edison accumulator on the Continent. 


The Export Credits Scheme.— Mr. Kellaway (Secretary of 
the Department of Overseas Trade), in reply to a recent question 
put to him in the House of Commons, stated that the total amount of 
credits granted under the Overseas Trade (Credit and Insurance) 
Act to October 13th was £451,000, but some of these advances had 
been allowed to lapee, or had not yet been fully used. Mr. Kellaway 
further stated that as a result of the decision of the Government 
to jncrease the percentage of the cost of the goods to be advanced 
to the exporter from 80 to 100 per cent., many applivtations had 
deen received for the advance of very large sums, 
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Electrolytic Smelting in Australla.— The immense 
possibilitied for the electrolytic amelting industry in Australia have 
been demonstrated by a works established at Port Kembla (N. S. W.). 
Notwithstanding the comparatively recent foundation of the work, 
the present capacity for the production of electrolytic and fire 
refined copper is 44,000 tons.—Reuter's Trade Service (Sydney). 


Electrical Developments in Japan.—Returns of the 
Department of Communications show that there were at the end 
of July, 778 electrical enterprises in Japan, involving a total capital 
of 1,218,390,961 yen. Their aggregate generating capacity is 
1,803 551 KW.— Reuter's Trade Ssrrice (Tokio). 


Goverament's Assistance to Trade.—The Daily Tele- 
graph says that Mr. F.G. Kellaway, M.P. (Parliamentary Secretary, 
Department of Overseas Trade), speaking at & meeting on October 
‘29th, described in some detail the assistance rendered by the 
Government to British traders in oversea markets. In the British 
Empire were 14 Trade Commissioners who rendered assistance to 
traders and sent in reports to the headquarters of the Department. 
In foreign countries the Commercial Diplomatio Service, consisting 
of about 50 officers, was engaged in this work, and was assisted by 
Consular officers in every place of importance throughout the world. 
Selection of suitable men was made by a representative committee of 
business men. In the headquarters of the Department of Overseas 
Trade the staff was engaged on the oo-ordination of reports from 
representatives overseas for the guidance of British manufacturers 
occupied with export trading. Mr. Kellaway said that some iuea 
of the magnitude of the work might be inferred from the huge 
amount of correspondence dealt with, amounting to between 15 and 
20 thousand letters per week. This was in addition to a con- 
siderable number of inquiries made at the offices in person. A 
definite instance of an achievement of the Department was given by 
the speaker. A representative of an important British company 
reported that he had secured the first and most important post-war 
contract for the electrification of a section of the New Zealand 
Government railway. He attributed his success in a large measure 
to the great assistance rendered him by H.M. Trade Commissioner. 


Coal Strike.—ConRRBECTION.— Mr. J. B. Feltham, elec- 
trical engineer for Mexborough Urban District Council, says :— 
" I wish to correct a statement in this week's issue of the REVIEW 
that the stock of coal here was sufficient fora fortnight's running. 
Ав а matter of fact, this department held at least six weeks' stock 

of coal at the beginning of the strike." | 


Lady Footballers.—The Ladies’ Football Club connected 
with Messrs.” Dick, Kerr & Co., electrical engineers, of Preston, 
were entertained on October 28th, prior to their departure for & 
tour in France. Mr. В. Livingstone, works manager, expressed the 
hope that the team would visit other countries where the firm had 
associations. It was stated that the club had been the means of 
‘raising over £8,600 for charities. 


German ladastry.—4Àn Accrington commercial traveller, 
recently home from Germany, states that work is proceeding so briskly 
in the Fatherland, that the defeated nation will have captured half 
the trade of the world in 10 years. He adds :—“ Whilst Germans 
are working and sweating, and getting rich by output, we have the 
opposite to contend with in England, owing to ' ca'canny.' " 


Australia and Germany.—The Times Melbourne corres- 
pondent states that Mr. Hughes, asked in the House of Repre- 
sentatives whether he was in favour of resuming trade relations 
with Germany as other countries had done, replied with an 
emphatic negative. Germans in Australia should be dealt with 
fairly, however, and the question might be reviewed in, say, a year's 
time. | 

Imports from Germauy.— The Times publishes the 
reply of the President of the Board of Trade to а question regard- 
ing German goods imported into this country, recently asked in 
the House of Commons. The figures given deal only with the first 
nine months of the present year, and do not contain any direct 
information about electrical goods. The total stands at 
£17,190,793, the main items in the list being coal-tar dyestuffs, 
commercial motor-cars, and toys and games. An item, "other 
goods," gives an amount of £8,090,755. 


Emergency Orders.—The Board of Trade announces 
that the restrictions imposed by the Coal (Emergency) Order, 1920, 
the Lighting, Heating, and Power (Emergency) Order, 1920, the 
Gas and Coal (Emergency) Order, 1920, and the Coal and Fuel 
(Emergency) Order, 1920, remain in force until the Secretary for 
Mines shall by notice declare the state of emergency to have 
ceased. The notice will be published.—7he Times. 


French Export Trade,—Hecent official returns of 
French exports and imports show that Franoe is recovering her 
trade position rapidly. In the two years prior to the war exports 
averaged about 78 per cent. of imports. During the war this ratio 
fell as low as 22 per cent., and last year only rose to 25 per cent. 
In August of this year the percentage of exports to imports was 
85, and this was fairly well maintained during September, when 
the figure waa 81 per cent, 


E.D.A. Activitles.—The British Electrical Development 
Association has just issued а 19} in. x 29 in. poster (Е D.A. 96) 
bearing the alliterative sentence Use Electric Power for Progress 
and Production." The design is in subdued purple and orange, 
and consists of a number of pulleys on a shaft and countershaft. 
Inset is an electric motor, and another appears at the base of the 
poster. Space is left for the name and address of the exhibiting 
contractor, = се | | 


British Empire Exhibition.—In the House of Commons 
on Monday the second reading was carried by 205 to 30 of the 
British Empire Exhibition (Guarantee) Bill. The Bill provides 
for a guarantee by the British Government of £100,000, subject to 
private guarantees being obtained amounting to £500,000. The 
exhibition will be held in 1923 and is intended to be thoroughly 
representative of British Imperial trade. 


Physical Society's Exhibition. — The dates of the 
Eleventh Annual Exhibition are provisionally fixed for January 5th 
and 6th, afternoon and evening. 


Industrial Co-partnership.— On October 26th, at the 
Royal Society of Arts, a number of public men, representatives 
of industry and labour, met at a Labour Co-partnership Congress. 
Lord Robert Cecil, M.P., presided, and among the speakers were 
Mr. J. H. Whitley, M.P., and Mr. Wardle, M.P. Lord R. Cecil 
stated that а great deal of trouble was due to the misconception 
that the business of an undertaking belonged solely to the owner 
of that undertaking ; but the essential of business was formed by 
an agreement of partnership between Capital and Labour. Mr. 
J. H. Whitley thought that the phrase, " masters and men," wes 
out of date, and the real description of people working together in 
industry should be “fellow workers all.” Mr. Wardle said that to 
make labour oo-partnership successful, the Trade Union move- 
ment must be more intimately connected with the work. He 
wanted to see the problems of the future worked out by employers 
and employed together. Many schemes when put into operation 
did not mean real co-partnership, and the workers were not yet 
convinced that co-partnership was anything but mere camou- 
flage. What the people and their Trade Unions were out for was 
some real power of direction and responsibility. 


Anstrian  Property,—The Administrator of Austrian 
Property drawa attention to the provisions of the Treaty of Peace 
(Austria) Order published in the London Gazette of August 20th 
last, which, among other things, prohibits transfers, &o., of the 
property of Austrian nationals without the consent of the 
Administrator, and orders the notification, by persons controlling 
or owning such property, of details to the custodian. 


011 in Arctic Canada.—According to the reports of 
geologists, and the admissions of the Imperial Oil Co., the new oil- 
fleld near Fort Norman is one of the richest ever discovered. But 
as Mr. Stillman, the president of the Imperial Oil Co., points out, 
the well is 1,500 miles north of Edmonton, and 1,200 miles from the 
nearest railway. While, therefore, its discovery is important and 
of much value scientifically, it is not of immediate oommeroial 
utility, and it may possibly be years before oil from the fleld can 
be made available in quantities in Canadian markets.— The Times. 


T 


LIGHTING AND POWER NOTES, 


Accrington.— STAFF SaLARIES.— The National Board of 
Employers has communicated with the Council urging the necessity 
of carrying out its recommendations regarding salaries and con- 
ditions of its electrical staff. At present it was stated the three 
superintendents earned £360 each. The new rate would inorease 
this to £469, rising by annual increments to 2523. The senior 
charge superintendent reoeived a salary of £312, which under the 
new rate would be increased to £349; the shift engineers from 
£294 to £329, increasing by instalments to £349; draughtsmen 
£280 to £313, increasing to £349; 14 days’ holiday with pay. and 
payment for sickness according to length of service. The Council 
approved the soale, but referred back the holiday and sick pay 
clauses. Ag the Accrington works would be increased by 
5,000 Kw. this year, Alderman Higham said the increases would be 
even more. 


Bingley.—AnBiTRATION.—Mr. S. E. Fedden, general 


manager and engineer of the Sheffield electricity department, has 


been appointed as the arbitrator in connection with the District 
Council's recent action complaining of the frequent stoppages of 
bulk supply of electricity by the Keighley Corporation, which is 
alleged to have failed in fulfilling its agreement obligations. The 
Corporation has instructed its officials to agree with the Bingley 
Council upon terms of reference, and to take such further steps as 
may be deemed necessary. 


Bispham.— AMALGAMATION.—The electricity works has 


. closed down, the consumers having been transferred to the Blackpool 


system following the amalgamation. The old plant is being offered 
for sale. The Blackpool mains are being extended. 


Chesterfield. —Growru OF UNDERTAKING.—It was 


stated at a recent Council meeting that the output of the electricity 


works had risen from 1,757,100 units in 1914, to 4,414,150 in 
1919-20. 


Cleckheaton.— PRICE Revrsion.—The District Council 
announces that from November lat the electricity prices to 
ordinary consumers will be at the flat rate of 5d. and 24d. per unit 
less the present sliding scale of discounts. The price ie slightly in 
favour of the consumer, and is in substitution of the method of 
calculation hitherto in force. - | i 4 
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Colne.—Loan SancrioneD.—The Town Clerk reported 
to the Council, on October 28th, receipt of sanction to borrow 
819,636 for the extension of the town's electrical undertaking, the 
Oommissioners intimating that they would be prepared to consider 
an application for sanction to any further sums. 


Continental, — FINLAND. — Svenska Dagbladet learns 
from Helsingfors that the Finnish Government is preparing plans 
for the efficient utilisation of the water-power of the country for 
industrial purposes. It is intended to establish a large power station 
which will supply the entire South of Finland.—Reuter's Trade 
Service (Stookholm). 

FRANCB.—The Paris Daily Mail states that M. Le Trooquer, 
French Minister of Public Works, is visiting the Savoie district in 
order to the chief hydro-electric installations in that 
region, and to study the means by which a better utilisation of 
hydraulic power might be ensured generally. 


Criefl.—ELEOrRTOrrr SuppLy.—Following an exhaustive 
report on the proposal to introduce electric lighting in the Burgh 
of Опе by Mr. MacEwan, consulting engineer, and a successful 
electrical exhibition demonstrating the advantages of electricity, 
considerable public support is being accorded the scheme. 


Dewsbury.—Srarr SaLARIES.— The Corporation Elec- 
tricity and Tramway Oommittee has decided that it cannot 
recommend the eo to the electricity works staff of the 
recent award of Joint Board of Technical Staffs. 


Dover.—Pusiic LriaHTING. — The Town Council is 
having prepared a scheme for lighting the entire town by elec- 
tricity on the expiration of the agreement with the Gas Co. on 
March 31st, 1922. 


Electricity Districts. The Electricity Commissioners have 
porone ае ао ое. areas shall be 
оо separate oity districte for the purposes of the 
Electricity (Supply) Act, 1919 :— Р 

Востн WALES.—The Counties of Brecknock, Carmarthen, 
Glamorgan, Pembroke and Radnor. 

So much of the County of Cardigan as is included in the Municipal 
Boroughs of Cardigan and Lampeter; the Urban Districts of 
Aberayron and New Quay; the Rural Districts of Aberacron, 
Oardigan, Lampeter, Llandyssul and Tregaron. | 

So much of the County of Monmouth as is included in the 
County Borough of Newport; the Municipal Borough of Aber- 
gavenny ; the Urban Districts of Abercarn, Abersychan, Abertillery, 
1 and pain pee 1 Caerleon, Ebbw Vale, 

antarnam, Lianvrechva Upper, Mynyddislwyn, Nantyglo and 
Blaina, Panteg, Pontypool, Rhymney, Risca, Tredegar and Usk ; 
ые CM Districts of Abergavenny, Magor, Pontypool and Saint 

ons, 
_ EAST MIDLANDS.—8o0 much of the County of Derby as is 
included in the County Borough of Derby ; the Municipal Borough 
of Ilkeston; the Urban Districts of Alfreton, Alvaston and 
Boulton, Ashbourne, Belper, Heage, Heanor, Long Eaton, Ripley, 
Swadlincote District and Wirksworth ; the Rural Districts of 
SUME Belper, Hartshorne and Seals, Repton, Shardlow and 

ury. 

Во much of the County of Leicester as is included in the County 
Borough of Leicester: the Municipal Borough of Loughborough ; 
the Urban Districts of Ashby-de-1a-Zouch, Ashby Woulds, Coalville, 
Melton Mowbray, Oadby, Quorndon, Shepshed, Thurmaston and 
Wigston Magna ; the Rural Districts of Ashby-de-la-Zouch, Barrow- 
upon-Soar, Belvoir, Billesdon, Blaby, Castle Donington, Lough- 
borough, Market Bosworth and Melton Mowbray. 

So much of the County of Nottingham as is inoluded in the City 
апа Oounty Borough of Nottingham : the Municipal Boroughs of 
Mansfield and Newark ; the Urban Districts of Arnold, Beeston, 
Carlton, Eastwood, Hucknall Torkard, Huthwaite, Kirkby-in- 
Ashfield, Mansfield Woodhouse, Sutton-in-Ashfield, Warsop and 
West Bridgford ; the Rural Districts of Basford, Bingham, Leake, 
Newark, Skegby, Southwell and Stapleford. 

So much of the County of Stafford as is included in the County 
Borough of Burton-upon-Trent: the Rural District of Tutbury, 
except the portions known as Tutbury Rural District detached 
No. 1 and Tutbury Rural District detached No. 2. 

Local inquiries into the existing organisations for the supply of 
electricity in the above-mentioned districte are to be held on dates 
to be announced later. Objections, representations, or schemes for 
the improvement of existing supply organisations may be made to 
the Commissioners not later than April 30th, 1921, in the case of 
the South Wales district, and not later than March 31st, 1921, in 
the case of the East Midlands district. 


Fiachley.— D&vELOPMENTS.—It is stated that a sum of 
#60,000 is to be expended on the development of the municipal 
undertaking. The scheme includes linking up with the neigh- 
bouring borough of Hornsey. 


Glossop.—PUROHASE DEOLINED.— The Town Council has 
declined an offer of terms for the purchase of the undertaking of 
the Urban Electricity Supply Co., Ltd. 


. Huddersfield. — Prov. ORDER. — Tbe Town Council 
has resolved that application be made to the Electricity Com- 
missioners for a special order under the Electricity (Supply) 
Acte, 1882 to 1919, authorising the Corporation to supply electricity 
for all public and private purposes within the urban districts of 
Kirkheaton, Kirkburton, Lepton, and Meltham. 


Keighley.— Loan. — The Electricity Committee has 
recommended the borrowing of £80,000 for the electricity under- 
taking. Of this sum 49,000 is in of excess expenditure 
on oonverting plant (£1,000), water-tube boiler (£800), and 
boiler-house equipment (£7,200), and the balance is the estimated 
expenditure for the next two years, made up as follows :—New 
mains, £10,000; motors on hire, £3,000; services, £5,000; and 
sub-station equipment, 23,000. 


Kirkintilioch.— ELECTRICITY SuppLy.—The Clyde Valley 
Electric Power Co., having got the n tee in Kirk- 
intilloch, is extending cables into the district for the supply of 
power, and is to erect a transformer sub-station. 


Liverpool.— ExTENsSIONS.— The Electric Power and 
Lighting Committee has given authority for the extension of 
low-pressure А.С. mains to Breeze Hill, at an estimated cost of 
£1,100, and for the fixing of a transformer and switchgear in the 
Walton Town Hall sub-station at an estimated cost of £500. In 
addition, 30 further extensions to mains have been sanctioned. 


Lancaster.— BREAKDOWN.—A breakdown of plant at the 
Corporation electricity works on October 31st, plunged the town 
into darkneas ard interrupted several church ces. 


і 
Leith.—P&icg RRDUCOrION.— It is reported that as a 
consequence of amalgamation with Edinburgh, the electricity 
charges in Leith will be reduced to the same level as those in 
Edinburgh ; this will mean a reduction of $d. per unit for lighting, 
and 11d. for power. This, it is anticipated will probably cause a 
loss to the joint undertakings. 


Loudos.—It was reported that as a result of damaged and 
flooded mains during the recent fire at the Hop Exchange, the 
supply voltage to a number of buildings was augmented to such an 
extent that many electric lamps blazed up, the filaments fused and 
the glass bulbs broke. 


North Wales.— ELECTRIOIrTY DISTRIOr.—arnarvonahire 
Oounty Council had before it at its last meeting resolutions from 
conferences of various authorities opposing the proposed scheme of 
the Electricity Commissioners, by which portions of Shropshire, 
Cheshire and Cardigan are to be included in the North Wales area. 
One reason urged was that North Wales should have first claim on 
its natural resources. Details of important developments contem- 
plated by the Aluminium Corporation were outlined by its 
managing director, Mr. H. J. Jack, who pointed out that he was 
prepared with a scheme to supply every town, village and large 
farm in the whole of North Wales with electricity in a few months 
from that day. The companies which he managed had already 
spent £2,000,000, and in order to ensure full development, a further 
expenditure of £3,000,000 would be required. They had acquired 
the option of the best watersheds in North Wales. None of the 
ordinary shareholders had received a penny profit during the last 
12 years. While he reminded the Oounty Oouncils of the enormous 
financial responsibility which the establishment of a joint electrical 
authority would involve, he his readiness to support such 
authority to the fullest extent. The Oouncil decided to refer the 
question to its Reconstruction and Parliamentary Committees.— 
Financier. 

Norwich, — Prorosep Naw Sration.—A_ thorough 
reorganisation of the electricity supply was outlined in a report 
recently placed before the City Oouncil by the Electricity Oom- 
mittee. It is p to erect a new station on a piece of land 
between the river and the Great Eastern Railway, at an estimated 
cost of £502,000. The present works would be kept in commission 
as a generating station for a few years, but would then be employed 
as a sub-station housing converter plant. After some discussion 
the report was referred back to the Electricity Oommittee for 
further details, 


Plymouth. Loan Sancrionep.—The Electricity Com- 
missioners have given the Corporation permission to borrow 
£46,221 for mains and £8,095 for plant. 


Stoke-on-Trent. — CABLE ExTENSIONS. — A total of 
£9,900 is to be expended on cable extensions, comprising a new 
feeder at Longton (86,000), a feeder in Stoke, and an inter- 
connecting distributor at Penkhull. Sanction is being sought to a 
loan of £2,445 for the purchase of land in Marsh Street, Hanley 
on which a sub-etation is to be erected. . 


Torquay. — ELxOrRIOrrT Distriot.— The Electricity 
Commissioners suggest that the funds for the erection of a new 
power station should be raised locally, but great diffioulty is antioi- 

by the Council. It is thought that either the Commissioners 
should contribute part of the cost or neighbouring towns which 
would benefit by the scheme should participate in the provision of 
the neceasary £250,000. 

Willesden, — YEAR'S WoRrKING. — The statement of 
accounts for the year ended March 31st last shows that the total 
revenue accruing to the Electricity Fund was £77,349, as compared 
with £57.509 for the previous year. Working expenses amounted 
to £51,615, against 459,117, leaving a gross profit of £25,734, 
compared with a deficit of £1,608 last year. The net profit after 
payment of capital charges was £8,314. 


Witham.—ELectriciry SuPPLy.— The East lian 
Electricity, Ltd., has informed the Urban District Council t it 
proposes to construct a high-tension line along the railway to supply 
electricity to Braintree and Witham. 
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Yorkshire. —ELECTRIOITY SuPPLY.—At the County Hall, 


* Wakefield, on Oot.: 29th, a conference was held between the County 


Bb. P3 


Council and representatives of local authorities to discuss questions 
arising out of the Electricity (Supply) Act of 1919. A sub-com- 


mittes was formed to consider the whole matter and to find the 


most effective way of achieving the objects of the Aot and an 
efficient and economic supply of electricity for power and lighting. 
— Leeds Mercury. | 


TRAMWAY AND RAILWAY NOTES. 


-Bacup.—PRoTEST AGAINST FARE INCREASE.—At a 


recent meeting of the Town Council it was stated that Raw- 


tenstall Corporation had secured an interim order from the 
Ministry of Transport, permitting the Oorporation to increase the 


. fares on the tramways for a period of six months, This was done 


without the knowledge and consent of the Bacup Council, and the 
action was subjected to severe criticism. A Bavup alderman 
announced that he had refused to pay the increase, and 
advised the ratepayers to do the same, as the part of the system 


. leased to Rawtenstall by Baoup was a remunerative section, and 


the increase was therefore not justified. The report of the Elec- 
trieity Committee, questioning the legal right of Rawtenstall to 
raise fares without consulting Bacup, was adopted. 


Barrow.— ELECTRIC VEHIOLES.— The Corporation pro- 
poses. to purchase four additional electric wagons at а cost of 
£5,300 for the Health Department. 


 Birmingham,— SToPPAGE.— Тһе tramway service was 
dislocated on October 29th owing to a short circuit in the high- 
tension system at the Summer Lane electricity station, affecting 
the sub-stations. On some portions there was a delay of 40 minutes. 


Burnley. — MOTOR SERVICES. — The Town Council 
proposes to apply for permission to run motor-omnibuses along 


the tramway routes supplementary to the car service, particularly 
' for use in the event of a breakdown. 


Continental. —BELGIUM.— Brussels tramway men, says 
Le Peuple, are holding' a secret ballot on the question of an 
immediate strike, their demand for more pay having been refused. 
Daily Mail. 


 Dublin.—CURTAILMENT OF SERVIOES.— Owing to coal 


. shoriage, the Dublin United (Electric) Tramways Co. was obliged 


to close down, from October 31st, the Kenilworth Square and 


` Lansdowne Road, Sandymount (Francis Street), and South Quays 


lines, and to reduce the service generally. 


Durham, — DEVELOPMENT SCHEME. — Ап ambitious 
scheme for road transport is being considered by Durham County 
Council, which, if the proposals are carried out, will cover the moat 
thickly-populated parts of the county with a network of tram- 
ways and other electrically-propelled vehicles. The queetion of 


„ the expediency of promoting a Bill in the present session of Parlia- 


ment will be considered shortly. The main suggestions are that 
tramways should be constructed to join with the Gateshead com- 
pany's service passing through Chester-le-Street, Durham City, to 
Langley Moor, Meadowfield, and Spennymoor. Another route 
would go through Framwellgate Moor to Neville's Cross, and a 
route would commence from the Gateshead company's terminus 
at -Heworth, and pass through Hebburn and Jarrow, connecting 
there with the existing light railway to Tyne Dock and South 
Shields. A branch from this route is proposed to Boldon Colliery 


- and thence to Cleadon. 


Employés’ Wages.—lNoUIRY.—AÀt a recent meeting 
of the National Joint Industrial Council for the Tramways 


Industry, it was agreed by both employers and workers that an 


inquiry should be made by the joint secretaries into the circum- 


` stances connected with the claim of employés for a further advance 


. report on November 12th. 


of 128. à week for adults and 6s. & week for employés under 18 years 
of age. The principal points of investigation are the relation of 
increases already granted to the present cost of living and the 


effect of increased fares upon the financial position of tramway 


undertakings. The Board will meet again to receive the secretaries’ 


Haslingden.—Lo4N SANCTIONED.— At Haslingden Town 


Council, on October 27th, it was reported that the Ministry of 


Transport had sanctioned a loan of £2,600 for the provision of а 
rotary converter and switchboard extensions. It was reported that 
Rawtenstal Council had agreed to through running of the tram- 
way: service: between Accrington and Rawtenstall for a further 


period of 12 months. 


'" India,—Strike Riors.— Tramway strikers at Bombay 


. have resorted to indiscriminate stone-throwing and, whenever 


possible, are holding up tramcars, There have been several 


casualties, and one man was stoned to death.—7/Ae Timex. 


Liverpool. — IMPROVED TROLLEY.—4A new safety electric 


` trolley device for the Corporation tramcara is under the consideration 


of the Tramways Committee, 


. transmitting 


Preston.— WorxkiNc Lossrs.—At a meeting of the Town 


` Council on October 28th, it was stated that for some months the 
"tramway had been working at a loss. During the last six months 
` there had been a deficit of 86,000, and unless there was an improved 


income, the loss at the end of the ensuing half-year wonld be 
£10,000; £8,000 more was. required for wages, and the oost of 
materials had gone up 200 per cent., whilst fares had only increased 
50 per cent. 


Roechdale.—PRoPoseD PurcHass.—A Sub-Committee 
has been appointed to consider and report upon the: acquisition of 
the Middleton tramways, and with a view to a conference with 
representatives of the Middleton Corporation and Chadderton 
Urban District Council. | | 


St. Annes.—TRAMWAY Purcuase.—The Blackpool, 
St. Annes, and Lytham Tramway undertaking has now passed 
from & public company into the possession of the St. Annes Dis- 
trict Council, and on October 28th Mr. C. E. Critchley, chairman of 
the Council, handed over a cheque for £144,936 to the chairman of 
the company. The sums agreed upon were £135,000 for the 
undertaking, £4,866 for interest, and 25.000 as compensation. 
Mr. Nicholson, the chairman of the company, stated that in the 


year just ending there had been record receipts, but the expenses 


were much heavier than ever before. 


Swansea,— EXTENSION оғ "TrwE.—The Minister of 
Transport has extended the time of the Swansea Corporation Aot, 
1912, for the completion of the tramways until August, 1921. 


TELEGRAPH AND TELEPHONE ‘NOTES. 


A New Cable Ship.— The fleet of cable ships owned by 
the Eastern Telegraph Co., which inludes the Cumbria, Trans- 
mitter, Amber, Britannia, Levant II, Electra, Sherard Osborn, and 
John Pender, has been increased by the addition of the newsteamer 
Lady Denison-Pender. The vessel, which was launched on the 
Clyde on May 29th last, has been specially designed for laying and 
repairing submarine cables. She is of the shelter-deck type, with 
a long bridge, cruiser stern, and twin screws; is 282 ft..8 in. long, 
38 ft. wide, and 25 ft. in depth to the shelter deck. She is of 
2, (00 tons gross and 1,900 tona carrying capacity, on a Craught of 


17 ft. 6 in., and at a speed of 12 knote. The ship is rigged as a 


two-masted schooner, with two 5-ton derricks on the. fore-mast. 
There are three cable-tanks, having a total capacity of 20,830 ob. ft., 
which is cquivalent to 600 nautical miles of cable. There are also 
two sets of cable-working machinery, with bow-sheaves of an: 
improved pattern. There is accommodation for a complement of 
100 persons, with hospital, surgery, cable teating-room, chart- 
room, workehop, &c. 


Argentina. — NEw TELEPHONE Company. — The 
American International Western Electric Co. has organised a new 


company to take care of the telephone requirements in the lower 


part of South America, and is to be known as the Compania 
Western Electric Argentina, with headquarters at Buenos Aires. 


` Previously all telephone supplies for Argentina and her neighbours 


have been imported. 


Australia.—SEcRET — WIRELESS.— Mr. Macdonald, a 
former Lieut.-Commander of Telegraphists in the Australian Navy, 
has left for England to submit to the Admiralty the details of an 
invention for sending wireless code messages without danger of 
interception by the enemy.— Heuter's Trade Service (Melbourne). 


Belglum.— NEW WIRELESS STATION.—The Admini- 
stration of Posts, Telegraphs, and Telephones announces that oon- 
tracts may now be submitted for the building of ап. inter- 
Continental wireless station, which it is intended to make one of 
the most powerful in the world. It is intended that the Belgiau 
station shall be in permanent communication 
throughout the 24 hours with American stations while a 12-hours’ 
service is to be maintained to the Argentine, and an 8-hours' 
service to the Congo, the latter service being necessarily of shorter 
duration by reason of the adverse atmospheric conditions which 
prevail in equatorial regions during the greater part of the day. 
Belgium is some 3,750 miles from the United States, and from the 
Congo, and about 6,875 miles from Argentina, The transmiesion 
of 1,800,000 words per month is to be provided for, that is, sn 


average of 60,0C0 а day, divided as follows :— 35,000 to the United 


States, 10,000 to South America, and 15,000 to the Congo. The 
station will probably be of from 7£0 to 1, (O0. Kw. capacity, and 


` will either be supplied by a special power station or from one or 


two distributing stations already in existence. The antenne will 
be supported by eight steel pylons, each 250 metres in height, 
that is, only 50 metres less than the Eiffel Tower. The antenne 
and the surrounding buildings will occupy a space of about 250 


. acres, and the station is to be erected in Flanders. The apparatus 


will receive messages of widely varying wave lengths, and aservioe 
in both directions will be maintained at the same time, the 
receiving station being in no way hindered by the tranamitting 
station a few hundred yards away. It is intended to conatruct a 
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multiple tranemitting station so that messages may be sent 
simultaneously to the United States, Argentina, and the Congo. — 
Reuter's Trade Service (Brussels). 


* 


Canada. — W IRELESS TELEPRONY.— The British Columbia 
Forestry Branch has recently closed a contract with the Marconi 
Wireless Telegraph Oo., of Canada, for the installation of four land 
‘stations and five launch equipments, for use in forestry fire pro- 
tection work. One station, at the Forestry Office in Vancouver, is 
already installed, and the first installation on one of the small 
motor boats has been placed. Successful tests have been carried 
out between these two stations at distances varying up to 75 miles. 
On account of the character of the coast country this 
distance is the limit of the radius to be attempted for the present, 
although the extreme radius of the wireless. a is stated to 
- be 300 miles over fiat land or over water. 


Germany.— Lona- Distance TELEPHONY.— On April Ist, 
` 1914, direct telephone communication between Berlin, Frankfort- 
on-Main and Milan, through the Simplon Tunnel, was opened. 
The distance, 1,350 kilometres, was longer than that between 
Berlin and: Paris, 1,198 kilometres. On the outbreak. of war tele- 
phone communication between Germany and Italy was broken off. 


The direct Iine between Berlin and Milan was utilised thenoeforth | 


` for the development of telephone communication between Berlin, 
'Frenkfort-on-Main and Switzerland, and the traffio assumed 
extraòrdinary proportions. When relations between Germany and 
Ча дк resumed in 1919, it was found that many aifflonlties had 

overcome’ before the telephone line between Berlin and 
: Milan could be restored to its original use. The Swiss Telegraph 
Administration demanded а separate and complete system, but 
though many attempts were made this could not be made available 
with the existing lines owing to the extraordinary growth of 
traffio in the interval. The construction of & completely new 
telephone line between Frankfort-on-Main апа Zurich had to be 
facdd; and this line has already been completed as far as the Swiss 
„Frontier. Meanwhile, the re-opening of direct communication 
'Devween Berlin and Milan has had to be postponed. 


New Mexico.—WiRRLESS TELEPHONY.—Wireless tele- 
phones are being installed in the forests near Albuquerque, and 
if they prove satisfactory, they will be installed in all the forests of 
the district. 


Spaln.— GOVERNMENT TELEPHONE CONTROL.—Govern- 
ment supervision of the telephone system, says the Telephone 
Engineer, has decided upon owing to the incessant oom- 
plaints of bad service given by the company now possessing the 
monopoly. In the event of the complaints being justified. the 
' Government will revise the concession, and possibly take over the 
whole system. 


Submarine Cables,— Requests for information regarding 
submarine cables having been received from many quarters, the 
Pust Office Electrical Engineers“ Journal proposes to publish lists 
of the more important ones, illustrating a few of their chief 
features. A commencement is made in the October, 1920, issue 
(Vol. XIII, Part 8), with details of the 47 telegraph and tele- 
phone cables worked by the British Post, Office, from which it is 
· geen that the oldest cable was laid in 1851; one cable was laid in 
1914; one in 1916 ; five in 1917; and three i in 1918. The lengths 
of cables from 20 to 1,354:65 nautical miles ; the resistance 
from 90 to 4,309 ohms; and the capacity from 6 to 843 mf. 


Switzerland.—LxaAGUE oF Nations’ WIRELERS INSTAL- 
. LATION.— With further reference to our recent note under the 
above heading, the Т. and T. Age states that the Swiss Federal Govern- 
„ment is receiving bids for the installation of a wireless telegraph 
station at Geneva, in view of the convocation there this month of 
. the League of Nations. The Marooni Co., of London, proposed to 
. construct by November lst a 6-Kw. station, at a coat of £10,400, 
‘but as such a station would have insufficient carrying power, the 
proposal was rejected. Until better means of wireless communica- 
tion from, Geneva become available, two proposals have been made : 
One is to send telegrams by ordinary telegraph lines to Lyors to be 
relayed from there to all parts of the world. A second proposal is 
to utilise the Lyons station, by the use of a special wire, directly 
from Geneva. This would require the consent of the Frerch 
‚ Government, which has been requested. Meanwhile, the study of 
. the question of a permanent station continues. It is believed that 
the construction of a station of equal power to that of Nauen would 
‚ cost more than $4,000,000. One firm has, however, proposed to install 
a etation equivalent i in power to the Nauen station, but less com- 
plete, for approximately $1,000,000. It would be necessary to add 
to thissum an ери of about $150,000 for the housing of the 


apparatus. 


United States. — Loup-sPEAKING | TELEPHONE. — The 
Western Electric Oo. recently established telephonic communica- 
- tion with an outgoing steamer without the aid of receiving 
apparatus. The- passengers of the Cunarder Imperator were 
' amazed as they sailed down the North River towards the Narrows 
to hear a deep voice boom out, apparently from nowhere, Steam- 
ship Imperator, ahoy |" The call, says the T. and Т. Age, " might 
- have been that of a New York bellbuoy, only there was a difference — 
it was intelligible.” The transmitter was set up in a tenth. floor 
window of the Western. Electric Laboratories at West Street, New 
York. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the 
the ieres of the BLECTRIOAL REVIEW, in i doh . the "ойна 


Notice" рб) 


| OPEN. 


Australla.— January 19th, 1921. Victorian Railways 
Department. Supply, delivery, and erection and testing, or, alter- 
natively, з supply and delivery of electric furnace and equipment, 
and/or, alternatively, for supply and delivery of equipment, and 
drawings for electric furnace. Particulars from the Agent-General 
for Victoria, London, S. W.—7enaders. m 

WESTERN AUSTRALIA.—December 38th. Postmaster-General's 


Department. Telegraph and telephone instruments and parts. 


(Schedule 689). 


Beigium, — November 9th. Municipal authorities of 
1 Electrical plant. Specification from the Hotel de Ville, 
werp. 

November 8th. The Directeur- General of the Société Nationale 
des Chemins de Fer Vicinaux, 14, Rue de la Science, Brussels. 
Construction of а new sub-station at Middlekerke. 

December 14th. The municipal authorities of Antwerp. Su npply 
of a set, comprising electrio motor and pump, for the raising of the 
bridge over the Royers Dock. ons can be obtained, at a 


Specificati 
cost of 2 franos, from the Hotel de Ville, Antwerp. 


Bradford. Tramways Committee. General stores and 
electrical equipment for 12 months. Fhe Manager. 
Board of Guardians :— . 


Electric passenger lift for St. Luke' 8 hospital. Fred, Holland, йш 
and architect, 22, Manor Road, Bradford 


Dablin,—November 16th. G.N. Railway Co. (Ireland). 
12 months’ supply of general store», including electrical fittings, 
lamps, cable and wire, &o. (October 29th.) 


Falkirk,—November 13th. Parish Council.. Supply of 
stores for Blickbonny Home, including eleotric lampe. Mr. J. 
Maopherson, the Governor. 


‚ France.—November 19th and 26th. French State Rail- 
way authorities, Rue de Rome, Paris. Electrical material for the 
Ouest-Oeinture sub-ststion ; two electrically · o travelling 
cranes at the La Garenne electrical repair ihop: Particulars from 
the Service Electrique, 88, Rue de Rome, Paris. 


BOULOGNE-8UR-MER.—November 16th. Chambre de Commerce. 
Supply and erection of six large electric travelling oranes for the 
Nord Quay of the Loubet Dock, Boulogne-sur-Mer. 

Manchester,— November 8th. Electricity Committee. 
Supply and erection of high- and low-pressure steam, feed, &o., 
565 alterations to existing pipework, &o. (October 


November 22nd. Electricity Department.  Motor-generators, 
battery boosters and switchgear. (October 22nd.) 


New Zealand.—January 17th. Napier Municipal Council. 
Supply of опе 500-Kw. gas-electric generating set.— Renter's Trade 
Service (Wellington). 


Stockton-on-Tees.— November 15th. Electricity Depart- 


ment. One new traction switchboard ; one rotary converter panel 
and busbars. (See this issue.) 
CLOSED. 


Australia.— Department of Treasury. Accepted : — 


One each à H.P., 1 E.P., 2 н.р. and 8 H.P., . phase, squirrel-cage motors 
and one b H.P., 8 ‘phase, slip-ring motor, 2179.— Australian Genera 
Electric Co. 

P. M. G. a Department, N. S. W.. 


Ма ard apparatus for City North Automatic сае el oie E 
71,508, Automatic Telephones (Australia) Ltd.; £1,816, L. P 
Beh: £1,231, Accumulators, Ltd 
P.M.G.'s Department, S.A. :— 


14 group selectors, 18 second-line finders, 20 auto B ciroulte, 206 = 
Western Electrio Со. 


Blackpool.— Electricity Committee :— 


British Niclausse Boiler Co., for the supply and fixing of two boilers at the 
UT works, subject to the Commissioners approving a loan of 
12, | 


Barnstapie.— Town Council :— 
. Repairing No. 1 engine at the eleotricity works.— Reavell's (tpewieh), 
£450 to £475. 


London.—STEPNEY.— Electricity Committee. Recom- 
mended. Four p.c. ammeters for the Osborn Street switchboard. 


Kelvin, роцошшу. * Baird ee £164 - Recommended. 
Crompton & Co. D 116 


Two pairs of 6000 amp. Жаш Кош meters, 2215. - Aron Electricity Meter, 
Ltd. Recommen ed. 
Oil extractor waste washer, £164.- Industrial Waste Eliminators, Ltd. 
Recommended. 
10-* on lot of troughing composition, £105.—Dussek Bitumen Co. Accepted. 


Hythe.— CoRRECTION.—The amount of the accepted 
tender, of Messrs. J. Pain & Co., for the electric light installa- 
tion at the cipal houses was at 28s. 68. а point, not 38s, 6d. 
as inadvertently stated last week, 


mE . ES | 
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FORTHCOMING EVENTS. 


Motor Exhibition. — November 6th to 18th. At Shepherd's Bush, W., and 
Olympia, W. | 


Institution of Mechanical 'Engineers.—Friday, November 5th. At the 
Institution, Storey's Gate, S. W. At 6 p.m. Thomas Ha «ksley lecture on 
* Limit Gauging,” by Sir R. T. Glazebrook, F.R.S. 


th Electrical Society.—Friday, November 5th. At the Philoso- 
phical Institution, Queen Street. At8 p.m. Paper on “Some Incidental 
Uses of Electricity," by Mr. B A. Pilkington. | 


Junior Institution of Engineers.—Friday, November 5th. At Caxton Hall, 
Westminster. At 8 p.m.  Lecturette on Some Further Locomotive 
History,“ by Mr. E. Hooper. | 


Shipbulldiag, Engineering aud Electrical Exhibitio 2. November 8th to 
mber 4th. At the Kelvin Hall, Glasgow. 


Institution of Post Office Electrical Eogineers.— Monday, November 8th. 
At the Royal Society of Arts, John Street, Adelphi. At 7.3) p.m. Paper 
on 5 0 Mee" of Traffic on Automatic Exchange Design," by Mr. 

G. F. O' Dell. N ; 


Societe des Ingenieurs Civils de France.— Tuesday, November fth. At the 
Royal Society of Arts, Jchn street, Adelphi, W.''. At 8.80 p.m. Papor 
on The Destruction of the Mining Districts of Northern France and the 

. Work of Reconstruction," by Mr. E. Gruner, President. 


Paisley Association of Electrical Eogineers.— Wednesday, November 10th. 

At the F. M. C. A. Buildings, 25, High Street. Paper on Paisley Corporation 

Electricity Undertaking,” by Mr. W. Blair-Smith, Engineer and Manager, 
Corporation Electricity Department. 


Institution of Electrical Engineers.—Thursday, November lith. At the 
Institution of Civil Engineers, Gt. George Street, S.W. At 6 p.m. 
Inaugural address by the President, Mr. Ll. B. Atkinson. Presentation of 
premiums. 

(North-Eastern Centre.)—Monday, November 8th. At the Armstrong 
College, Newcastle-on.Tyne. At 7.16 p.m. Inaugural address by the 
Ohairman, Mr. J. R. Beard. 

(Scottish Centre. Tuesday, November 9th. At 207, Bath Street, 
Glasgow. At 7.30 p.m. Inaugural address by the chairman (Mr. J. E. 
Bayers). 

. (Students' Section). — Friday, November 12th. At the Royal 
шы College, Glasgow. At 7.80 p.m. Chairman's (Mr. F. H. W ysall) 
ress. 


(Western Centre.) — Monday, November 8h. At the Merchant 
Venturers’ Technical College, Bristol. At 7 p.m. Inaugural address by the 
Chairman, Mr. A. J. Newman. 


Blectro-Harmonic Society.—Friday, November 12th. At the Great Hall, 
Cannon Street Hotel, Е.С. At 8 p.m. Ladies’ night. 


Physical Society of London. — Friday, November 19th. At the Imperial 
соле of Science, South Kensington, B. W. At 6 p.m. Ordinary scientific 
meeting. 


Association of ‘Engineers in-Charge. — Friday, November 12th. At the 
Crown Room, Holborn Restaurant. At6p.m. Ladies’ night. 


Manchester Association of Engiseers.—Saturday, November 18th. At the 

Memorial Hall, Albert Square. At 7 рш Paper on The Education 

Act of 1018 as it affects the Engineering Industry," by Mr. 8. Hey. Discus- 

. Hone “ Liquid Pressure of Iron in Moulds," introduced by Mr. А.Н. 
oodger. 


Birmingham Electric Club.—Saturday, November 13:h. At the Grand Hotel, 
. Colmore Row. At 7 p.m. Paper on “Some Aspects of Modern Works’ 
Management,“ by Mr. Н. C. Young. 


NOTES. 


The Electro-Harmonic Soclety.— At the concert (Ladies 
Night) to be held on Friday, November 12th, at the Cannon Street 
Hotel, commenoing at 8 pm., Mr. Ll. B. Atkinson (President of 
the Institution of Electrical Engineers) will be in the ohair. 
Artistes: Miss Marion Brown, soprano; Miss Elith Furmedge, 
contralto; Mr. David Ellis, bass; Mr. Norman Long, humorist ; 
Mr. Robert Pitt and Mr. Langton Marks, duettists. An orchestra 
consisting of members of the London Symphony and principal 
London orchestras has been provided by Mr. Atkinson ; conductor, 
Mr. Charles Woodhouse, musician-in-ordinary to the King. At 
the piano, Mr. Bernard Flanders, A. R. A. M. 


Electrical Developments іп Spaln.— According to 
atatistios drawn up by an expert, the power represented by existing 
hydro-electric installations in Spain is as follows :— 


Total H.P. 

Planta of 800 H P. and over 577,192 
„ „ 900 tò 800 Н.Р. 28,162 
á » Lees than 300 H.P, 18,402 
Е Total 618,756 


Plants under construction, reckoning only those exceeding 
5,000 H.P., represent an additional 259,000 H.P., and the demand 
for hydro-electric concessions is always considerable. The output 
before the war was only 150,000 H.P., and the prospects of hydro- 
electricity are considered to be very bright — Reuter's Trade 

Service (Madrid). 


New Fire Signal Telegraph.—The L.M. Ericsson Tele- 
phone Co., of Stockholm, has placed on the market a new fire 
signal telegraph which, it is reported, will surpaes all previous 
systems in efficiency, reliability and cheapness. The new system is 
a development of Ericsson's older type of telegraph — /teuter's 
Trade Service (Stockholm). 


Electro-Medical Gift.—The formal handing over of 
ele.trio lighting and X-rays installations gifted to Blairgowrie 
aud Rattray District Cottage Hospital (Perth) by Mr. David 
Henderson, Ericht Lodge, Rattray, and which has cost £1,500, 
took place on October 28th. | P' 2 


Railways. 


power Factor.— The following should be added to Mr. 
Turnbull's article in our last issue : — 


"Fig, 6 shows what happens when an inductance, without 
resistance, is connected across the conductor. The current acquires 
а momentum when the conductor is travelling from the mid point 
to the circumference, during which time energy is absorbed from 
the engine which drives it. The current reaches its highest value 
when the conductor gets to the end of ite travel, when the voltage 
is zero. On the return of the conductor to the mid-point, the 
current, owing to its momentum, persists in the same direction, and 
drives the conductor, which in turn drives the engine. By the 
time that the conductor has arrived at the mid point, the current 
has come to а stop, and for the remainder of the motion, it builds 
up momentum in the opposite direction. The use of the word 
" wattless" as applied to such cases is misleading to beginners. 
The proper desoription of wattleas ourrent is that it returns as 
much energy to the mains as it draws from them. A similar watt- 
Jeas effect is obtained when a heavy pendulum is swinging to and 
fro. The energy is there all the time, as one can find out by inter- 
fering with its motion. 

„The severe remarks of certain critics, on the Banking Analogy, 
a e puzzling. Perhapstheocritios think that the analogy is intended 
for students. Such a purpose would be absurd, as technical 
students are not usually во immersed in banking matters that such 
sn analogy would appeal to them. For business men, however, the 
amie has its advantages, and doubtless it will be heard of in the 

uture.” 


Swedish Hydro-Electric Works.— Mr. Carl A. Rossander, 
di«cussing the question of the supply of electric power and of coal 
before the Swedish Technological Association at Stockholm on 
October 23rd, mentioned that the electrical department of the State 
Rail ways had made calculations showing that it would be advan- 
tageous to convert all the State Railways to eleotrio traction, even 
with a coal price of from 50 to 100 kroner per ton, as compared 
with the present rate of 150 kroner. It was probable that the 
situation of the privately owned railways was not materially 
different in this respect. If all the State and private railways 
were converted, it was estimated that the annual consumption 
for this purpose would be about 475,000,000 Kw.-hours. 


German Diesel Englnes.— In connection with the mis- 
understandings which the Diesel engine question appears to have 
given rise to, judging from articles published in the German Press, 
Reuter's correspondent learns in well-informed British quarters 
that there is no intention whatever v» destroy other Diesel engines 
than the submarine engines, neither is there any idea of destroyiag 
Germany's Diesel engine industry. The matter has been referred 
to the Allied Governments, and is, therefore. sub judice. Mean- 
while, the destruction of all submarine Diesel engines has been 
postponed until the Allies have come to а decision in the matter.— 
Reuter's Trade Service (Berlin). 


Automatic Train Control.—Arising out of the recent 
experiments with automatic railway train control (see p..570 of 
our last issue) & Special Committee to consider the system's possi- . 
bifities has, says the Daily Telegraph, been appointed, under the 
chairmanship of Colonel J. W. Pringle, Chief Inspecting Officer of 
The other members of the Committee are:— Major 
Hall, Inspecting Officer of Railways; Mr. J. Н. Thomas, M.P.: 
Sir Robert Turnbull, of the Railway Employment Safety Appli- 
ances Committee ; Major E. Edmunds, Director of Signals, Ministry 
of Transport; Mr. W. О. Aofield, signalling superintendent, 
Midland Railway; Mr.G. E. C. Cox, superintendent of the line, 
South-Eastern and Chatham Railway, and Mr. N. Gresley, locomotive 
engineer, Great Northern Railway. | 

The Committee's terms of reference аге:—То enumerste the 
possible functions of automatic train control in relation to rail way 
conditions in the United Kingdom, and to prescribe the requisites 
which the devices should fulfil; to examine automatic train 
control devices under trial, and to recommend for further trial or 
for experimental installation any devices which are, or may 
become, valuable during investigation; and to form conclusions on 
the adoption of automatic train control th respect of all, or any, 
of its possible functions, having regard to the advantages which 
would be obtained and the cost involved. 


A Radium “ Substitate.’—A perfect substitute for 
radium can be produced by means of a chemical process which 
purifies mesothorium, according to investigators at the Depart- 
ment of Chemistry, Missouri University, who are working in oon- 
junction with the U.S. Bureau of Mines.  Mesothorium is a 
by-product obtained in the manufacture of gas-lamp mantles, and 
is found in the monazite ore of Brazil. The radium substitute can 
be used effeotively for medical purposes, it is claimed. 


Educational.—PoLYTECHNIC, REGENT STREET, W. 1.— 
ELECTRICAL ENGINEERING DEPARTMENT.—A special course of 
six lectures will be given on Friday evenings, commencing 
November 12th, at 7.45 p.m., by Mr. Н. P. Young, A. M. I. E. E, on 
‘Electricity Supply." The course will deal with the general 
arrangement of systems, operation of АС. and D.C. generators, 
switchgear, sub-stations, transmission and distribution. Fee for 
the course, 78. 6d. For further particulars see our advertisemen 
pages to-day. ; 

UNIVERSITY COLLEGE, North Wales, has acquired large disused 
mills at Bangor to establish a department in hydro-electrios —the 
first in the country. Mr. T. D. Owen, Wallasey, has contribated 
£10,000 to the scheme.—Duily chronicle. 


теты 00 7 
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Failures of Large Turbo-Generators,— Writing in 
receu; issue of lower, Mr. F. D. Newbury, the manager of 
the Westinghouse Co. s power engineering department, gives 
à record of armature breakdowns which have occurred ш units 
of 15, 000 K.V.A. and above since the frst one ot this size; was 
Installed ш lU1J. 1 wenty-two cases are recorded, and these 
have been classitied with sowe ditliculty under various heads. 

1. kight cases were chargeable to design, workmanship, or 
other cause for which the manufacturer accepted responsi- 
bility. 

(a) Five cases were caused by defects in manufacture that 
developed shortly after installation. 

(b) 1йтее cases concerned details of design that led to 
fauure atter four or five years’ operation. ‘two of these cases 
(ш one design) involved high local temperatures caused by 
eddy currents in the top strands of the coil: 

4. Eleven cases were chargeable to operating hazards for 
which the operating company accepted tne responsibility. 

(а) Four cases Were caused by Ore originating outside of the 


armature winding. In three oi these cases the hre started in 


the cables just outside of the generator; in the fourth case 
the fire started in a series transformer accidentally open- 
circuited. 

(0) Sour cases occurred in one installation and were caused 
by abnormal voltage surges that caused the outside surtaces 
of the insulation to catch fire. ln addition to these four cases 
that resulted in coil failures, as many more fires started that 
were put out betore such damage was done. ‘This trouble 
disappeared after the generator neutral was grounded. 

(c) Une case was caused by ice or water curried into the 
generator froin the air washer. 

(d) 1wo cases were caused by enforced operation unde 
conditions that were known to be unsufe. One case involved 
unsate overloads and the other case involved continued opera- 
tion after it was known that the armature needed minor 
repairs. 

. 3. Ihree cases involved unknown causes or the cause was 
in dispute. In two of these cases the operating company 
believed armature-coil heating to be responsible. 

This classification of armature breakdowns shows that out 
of 19 cases, where causes were agreed to, ll cases were caused 
by operating hazards for which the generator can in no way 
be heid accountable. һе majority ot these cases were caused 
by fires of external origin. 

If all of the cases in which armature heating was involved 
(even by suspicion) are grouped, there are only five cases 
out of 42 breakdowns. Two cases (involving one of the first 
designs) were caused by design proportions; in two others 
temperature was not the primary cause of breakdown, but 
the operating companies believed it to be а contributory cause; 
and in the fifth case enforced overloading was the primary 
cause. 

The writer's opinion, based on a careful study of operating 
experience and a detailed knowledge of internal temperatures 
and coil and insulation design, is that breakdowns caused by 
armature heating are in reality due to abnormal local tem- 
peratures that have values of the order of several hundred 
degrees; and that temperatures of 100 deg. or 150 deg. ordi- 
narily discussed in connection with guarantees have very little 
to do with the problem. "This statement, of course, applies 
only to windings completely insulated with mica within the 


ts. ; 

The facts brought out by this record may be summarised 
as follows :— 

l. The majority of armature breakdowns are caused by 
operating hazard originating outside the generator. 

2. Armature heating in armatures completely insulated with 
: mica is a minor cause of breakdown. 
3. High-voltage generators, with mica insulation and open 
- armature slots, are as reliable as and probably are more 
reliable than large, low-voltage generators. 


Federated American Engineering Societies. — The 
Organising Conference of delegates representing some sixty 
engineering societies of the United States met in Washington, 
D.C., on June 3rd and 4th, 1920, and adopted the following 
resolutions :— 

Resolved, That it is the sense of this conference that an 
organisation be created to further the public welfare where 
technical knowledge and engineering experience are involved, 
and to consider and act upon matters of common concern to 
the engineering and allied technical professions and 

Resolved, That it is the sense of the conference that the 
proper organisation should be an organisation of societies and 
affiliations and not of individuals. 

The motive of the organisation is best shown by quoting 
from the opening address of Mr. Richard L. Humphrey, the 
spirit of which prevailed throughout the session: ''I believe 
that the keynote of this conference could be properly ex- 
pressed by the word service; we desire, first, to serve the 
` eountry, and second, to serve the societies and organisations 
of which we are the representatives. One cannot contemplate 
service, which means giving—not receiving— with any feeling 
that it is actuated by selfish motives, but rather is it the giving 
of our best. I am supremely confident that а body of men 
of the high order of intelligence that is here represented can- 
not fail. Iain confident that there will be laid at this confer- 
ence the cornerstone of the united engineering and allied tech- 
nical professions that will deal with public affairs of the city, 


. state and nation, where engineering experience and technical 


knowledge are involved, and that will take action on other 
matters о à non- technical character whicn are of cominon 
concern.’ 

ane Conference adopted resolutions urging the ашан 
adequate salaries for ine teachers of engineering in technical 
Institutions in order that adequately tramed young engineering 
talent may be made reguiariy available; and auvocuung the 
immediate adoption of appropriate measures to give enect to 
ше recommendations made to Congress by tne Commission 
which recently reported upon a more adequate salary schedule 
lor the engineering and other technical services of tne federal 
Government. 

The constitution and by-laws are still to be ratified by the 
societies expecting to become members, except for Ше 
A. S. M. E. and the A. I. E. E. | 

Lhe Constitution provides for the establishment of a National 
Engineering Council composed ot delegates elected by the con- 
stituent societies on the basis of membership; an Executive 
board of 30 members, and an Execuuve Otficer acting as secre- 
tary to the Board and the Council. ‘Lhe membership will con- 
sist of national, local, state, and regional engineering and allied 
by-laws are given in full in the American Machinist for 
August 2186, 1920. 


Economical Supply of Electric Power in the U.S. 4.— 
When Mr. W. S. Murray, consulting engineer, of New York 
City, came forward with his super-power scheme for Ше 
North Atlantic seaboard of the U.S.A., which we outlined 
in our issue of June 18th last, and by which it is claimed to 
he possible to eliminate the economic waste in the present 
power system, national interest was, says lower, immediately 
aroused, and the U.S. Government recognised the appeal 
made by a committee representing the engineers ot the 
country which appeared betore the Appropriations Committee 
of the House of Kepresentatives in April last to present the 
case of the super-power scheme; both branches of Congress 
have now approved of a survey of the zone being made, and 
in its Sundry Civil Bill made provision for an amount of 
$125,000 with which to carry out the work. In order to 
carry out the investigation a Super-power Committee was 
formed, of which Mr. Murray was appointed chairman by 
the Secretary of the Interior. The organisation has been 
divided into three departments for investigation purposes, 
(.6., (a) railways, (b) industries, and (c) power and transmis- 
sion; the instant and favourable response to the 450 com- 
inunications addressed to the Government and public service 
Commissioners, and to the executives of railways and power 
stations in the States which the proposed super-power zone 


. will include, indicates & desire to help in every possible way. 


The part that the Government is playing in the matter is 
only to finance an administrative and engineering staff to 
show clearly what waste of power and materials exists to-day ; 
the staff has been organised, and is known as the Super-power 
Survey, with headquarters at 709, Sixth Avenue, New York 
City. As the object of the investigation and report is neces- 
sarily divided into two principal sections: (a) allocation of, 
and the amount of waste in labour, fuel, and other materials 
as at present applied to the railways and industries in the 
zone, and (b) the design of a regional system by means of 
which the waste will be eliminated, it seemed of special im- 
portance that the investigation should be divided into 
three departments, as above stated. То that end three de- 
partments were created and a division chief appointed to 
head each, with an engineer-secretary to collaborate in the 
collection of field data. The services of the chief hydraulic 
engineer of the U.S. Geological Survey and. of the chief 
mechanical engineer of the Bureau of Mines will also be 
contributed in part to the engineering staff of the Super-power 
Survey. It was desirable to obtain the counsel of men who 
would be representative of power producers and power con- 
sumers and of the people as a whole representing a national 
power policy. ‘Therefore an advisory board was appointed 
of men representative of the above classes, and to that end 
the Secretary of the Interior officially invited to membership 
on such a board men who would be representative of New 
England railroads, New York railroads, engineering, technical 
publicity, the National Electric Light Association, the Ameri- 
can Electric Railway Association, the American RailwayAsso- 
ciation, and the National Industrial Conference Board. The 
report, with its maps and diagrams, is to be presented on 
June 30th, 1921, on which date the Congressional appropriation 
terminates, and the matter will then be in the hands: ч 
Congress and the Committee will be dissolved. 


Wave Transmission.—At the annual meeting of Messrs- 
W. H. Dorman & Co., Ltd., the chairman, referring to the 
development of the wave transmission system by the com- 
pany, stated that it should find a valuable application to 
coal-cutting machinery, in conjunction with electricity, the 
latter being used as the motive power at the top of the 
shaft, whence the power would be transmitted to the working 
face by the wave system, thus avoiding the use of electricity 
in the workings. He referred also to important developments 
in connection with the Hele-Shaw hydraulic clutch, for which 
the company had acquired the whole-world patent rights. 
This clutch is now made for powers up to 1,200 н.р. It was 
being used in conneetion with А.С. motors in the company's 
new'works, and was expected to be а the greatest nee = 
the electrical industry: 


= a = 
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The Economic Selection of Coal.— A paper on the above 


subject, read at the autumn meeting of the Iron and Steel 
‘Institute at Cardiff, indicated how microscopic work, used in 
conjunction with chemical analysis, can be of great help in the 

ost economical selection of the most suitable fuel for in- 
dustrial purposes. 

The method usually adopted, where any notice at all is 
taken of the coal, is to make a proximate analysis (at the 
best very unsatisfactory and really of little use), collate the 
results with practical experience, and make a trial on some 

ticular plant. Only too often it proves to be unsatisfactory. 

e trouble arises from the fact that two coals can have 
practically the same appearance, give the same analysis, and 
yet be totally different in behaviour. This occurs very fre- 
quently, and does not seem to be realised by fuel users 
generally. It is obvious that some better method is necessary 
to enable suitable fuel to be selected. 

To be in a position to select coal, an idea of its mode of 
formation is essential: Various theories have been brought 
forward from time to time, and though they have helped to 
account for some phase in the formation of coal, most of 
them have suffered from too limited a view of the subject. 
So far as this paper is concerned the coal in the principal 
British seams may broadly be taken as being composed some- 
what as follows: At the bottom occur leaves, small stems, 
.broken-down wood tissue, &c., from ferns, horsetails, and 
cordiates; and above the main bulk of the coal made up of 

„the remains of Lycopods, which include the great Lepidoden- 

drons, Sigilarias, &c., the spore-bearing trees, and above these 
again the '' Cannels," which are a class apart. The coal falls 
into three main types: (a) " Humic," composed of leaves, 
stems, and broken down woody tissue, together with some 
spores; (b) Spore " coals, in which both Micro and 
Mega " spores predominate, and (c) ‘‘ Cannel’ coals. The 
spores are the reproductive organs of the plants and cor- 
respond with the pollen and ovules in present-day flowering 
plants. In some cases the two kinds were born in one cone, 
in others, in separate cones. The Micro’’ spores are very 
small, while some of the Мера ' spores are about ё in. 
diameter. | 

It wil be realised that these three classes run one into 
another, and this is where microscopic work is necessary to 


enable one to judge, from experience and comparison with 


other coals, what a particular sample can be used for. 

It was the unsatisfactory nature of chemical classification 
which led to the microscope being used in selecting some 
250,000 tons of coal per year for different purposes. It was 
soon seen that there were three main types, and that each 
type was suitable for certain classes of work. Further work 

along the same lines enabled one to judge how far from the 
typical member it was possible to go without getting into 
difficulties. 

The microscopic observations are considered along with the 
chemical. To help one to decide whether or no a coal will 
be satisfactory, the following chemical analyses are required :— 

1. А proximate analysis (an ultimate one is not really neces- 

gary, except for subsequent plant efficiency calculations). 

2. The percentage of total sulphur. 

3. The percentage of sulphur in the ash (necessary to get 
the amount of sulphur which will be carried away in the 
products). 

4. Ап analysis of the ash itself (necessary to form some 
idea of the tendency to form clinker). 

Coel from the same seam is generaly very uniform. 
Bections cut from the same seam, but delivered on date 19 
years apart, show that the coal is of the same type. 


Shop Lighting. — A correspondent of the Near East 
recently made the following comments on this subject :— 

À tour of the shops reveals astonishing differences in the 
use made of artificial light. The movement towards earlier 
closing may perhaps account for some of the indifference 
displayed to the subject of window lighting, but it is an open 
tea whether it would not be advantageous to make any 
urther restriction of shopping hours at the beginning rather 
than at the end of the day. Certainly the display made by 

. shops after dusk is a powerful attraction. and brings busi- 
ness to many trades which, not catering for absolute neces- 
. gities, must make their appeal to a large section of the public 

&fter working hours. 

The poor results achieved in во many examples of shop 
lighting seem due rather to lack of advice than means. The 
medium generally employed, electricity, lends itself to any 
scheme, whether correct illumination or frank advertisement 
is sought, and in most cases the large stores and multiple shops 
show an appreciation of- its possibilities which suggests that 
the work has been done by experts, but it is too often obvious 
.that the very facilities offered by the electric lamp to the 
window dresser have only been taken advantage of to the 
-abuse of the simplest principles of good lighting. Contracting 
frms which sell and fit electrical apparatus are much to blame 
for this state of affairs, and indeed sometimes show an in- 
ability to light their own windows correctly or seize the 
opportunity presented of showing their wares as they should 
be used by their customers. 

Inspection of the best shopping thoroughfares of the West 
End of London reveals an almost entire absence of electrical 
windgw alte of apy. value, and none. devoted to the 

Ó 


interest of the reteil shopkeeper. Those who wish to keep 


nearest town. 


their installations up to date are expected to take the initiative, 
and, penetrating into more or less gloomy ‘showrooms, to 
inquite for appliances of the existence of which they may be 
unaware. If successful in finding them they will possibly 
be asked to judge of their effect amongst а heterogeneous 
collection intended for every class of use to which electric 
lighting can be put. The same reproach may be made against 
the electrical traders with regard to fittings intended for the 
home. They are able to offer a variety of pieces of apparatus 
of attractive appearance and great usefulness, but few venture 
beyond a timid window display of unpriced goods, which, 
even if new and attractive, suggest to the uninitiated а dis- 
couraging rarity and expensiveness. 

The electrical retail trade has not yet learned the first 
lessons in salesmanship; most of its shops present either a 
medley of apparatus mixed with cable and tubing, in which 
the user takes no interest, or else offers a prospect of brass- 
plated emptiness suggestive of the tailor who is so high class 
that his prices may not be known and his goods inspected 


.only by those who will venture within. 


The average electrical contractor has for so long been accus- 
tomed to send his clients to the manufacturers’ or factors’ 
showrooms to choose fittings that he has not awakened to the 
possibilities of a direct counter trade or realised how much 
business, both on apparatus and in wiring, awaits the electric 
shop which shows the passer-by attractive appliances in use, 
and во creates in his mind a desire which did not exist. The 
sale of electrical apparatus is so bound up with wiring altera- 
tions and extensions that it would be a pity were it to fall 
entirely into the hands of hardware retailers and house fur- 
nishers, who, however, may at any time become alive to its 
possibilities, and by businesslike window displays secure much 
trade to which the electrical firms are properly entitled. 

А little examination of the '' single purpose '' displays made 
by leading firms in the photographic, office equipment, and 
certain other trades at once suggests possibilities for those who 
sell the more portable and attractive electrical appliances, such 
as kettles, flatirons, small cooking pots and pans. Given the 
courage to concentrate on a good stock of a few lines and to 
enlist the aid of the skilled window dresser, always with the 
proviso that figures of selling price and cost of operation at 
the local rate for electricity be marked plainly, then the 
electric shop may take its proper place amongst the features 
of our trading thoroughfares, and incidentally become a power- 
ful business-getter for every branch of the industry. 


South Africa's Telephone System.—The Brittsh South 
African Export Gazette recently commented as follows upon 
the Union's telephone system :— | 

The allocation of £600,000 for telephone and telegraph 


. extensions made by the Union Government in its loan estimates 


for the current year is a step in the right direction. The 
existing services have been subjected to much adverse criticism 
for some time past, and not only have belated renovations and 
renewals to be made, but the time has arrived when Ше 
authorities can no longer delay the promised installation of 
automatic telephone systema at Johannesburg, Capetown, and 
Pietermaritzburg. In these, British manufacturers have а par- 
ticular interest, for last year, despite supply difficulties, they 
succeeded in regaining their position as the chief source of the 
Government's purchases temporarily occupied by Sweden dur- 
ing the war, and out of a total from all sources of £77,984 
secured £59,443, as against Sweden's £8,855, and America's 
£9,656. There is little doubt that, should they make the effort, 
the greater part of the £600,000 mentioned above, and all that 
is to follow, will fall to them and to their agents in South 
Africa. The recommendations of the Government official 
who last year made a tour of the United Kingdom 
and America will be followed, and concerning tele- 
graph working, the whole matter of the development 
of machine printing telegraph apparatus has been occupy- 
ing the attention of the Department for some time 
past, and although we do not think the Creed system 
now in use will be superseded, its extended use throughout the 
country is a certainty. With regard to telephonic communica- 


. tion, besides the three automatic exchanges mentioned above, 


the trunk line systems between the larger towns are to be 
increased and improved, end an effort made to induce farmers 
in the country districts to co-operate in the erection of rural 
telephone lines similar to the ‘farmers’ party lines’ now 
almost universally used in America and Canada, which con- 
sist of ten or more subscribers being connected to one 
line, which in turn is connected to the switchboard of the 
The commercial needs of South Africa, how- 
ever, call for an even more active development policy than 
that briefly indicated above. Meanwhile over half a million 
is to be spent in various directions almost immediately, and 
as a start that should do much to remedy existing deficiencies. 
At the same time, attention might also be directed to the trade 
now being done outside the Government itself. which last year 
amounted to £16.727 worth of telegraph and telephone mate- 
rial being purchased on private account, and which is rapidly 
growing—a fact which is borne out by the imports for the first 
five months of the current year amounting to £11,043.” 


A Consulting Engineer!— Counsel at West London 
County Court recently to debtor: " You call yourself a consulting 
engineer. What is а consulting engineer? | | 

Debtor: " When I am dut of employment I go to consult people 
for work.“ — Z'éntng News, 


= 
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 Austrian-British Debts.—In the Board of Trade Journal 


for October 14th, particulars of the provisions for settlement of 
debts contained in a British memorandum dated August 27th 
were published. The conditions were accepted by the Austrian 
Government. 


Electrically-hardened Taps. — Comparisons of taps 
hardened in electric and gas furnaces at the Frankford (Pa.) 
Arsenal, indicate, says the Electrical World, that superior 
physical qualities, as shown by longer life, are obtained with the 
eleotrical treatment. The electric furnace was, after brief instruc- 
tions, operated by the same man who had hardened taps in the gas 
furnace for several years. The taps were used for tapping fuse 
holes in steel projeotiles, апа teste were made on бара from four 
different brands of steel The following table represents the 
number of holes tapped after hardening, and the marked increase 
ia the life of the eleotrically-treated taps is shown :— 


BRAND A. 
First Second Third Increase 
re- re- re- in life 
New. grind. grind. grind. Total. 


Average (7) gas treated .. 29 204 86 65 384 — 
Average (2) electrically treated 100 270 33 103 506 32 


TD BRAND B. | 

Average (7) gas treated .. 84 151 2 36 296 — 

Average (2) electrically treated 7 381 26 20 437 48 
| BRAND О, 


Average (9) gas treated .. 94 210 207 9 520 — 
Average(8)eleotrioally treated 414 ^ 232 129 8 782 50 


BRAND D. 


Average (7) gas treated ..131 243 340 71 792 — 
Average (2) electrically treated 520 107 350 10 987 25 


Except with brand B, the average is very marked before the first 
regrind. The fact that these taps averaged 384 holes after the first 
regrind indicates that the fault is not in the hardening, but in some 
unavoidable feature in the grinding, or in the use of the taps. The 
outer case of the taps should be the hardest, and if the tap is held 
to shape in hardening, more of its hard surface remains for use. 
This would probably be the case in the electric furnace and might 
account for the greater life before the first regrind. Then, again, 
there is more decarbonisation in the gas furnace, and this would 
caure the surface to be composed of low-carbon steel, which would 
not be good for cutting purposes. In the electric furnace the work 
is heated in a neutral atmosphere and emerges virtually as clean 
after hardening as before it was placed in the furnace, saving con- 
siderable time and money for finishing. The electrical treatment 
given the dies, which is patented by the Leeda and Northrup Co., 
Philalelphia, makes use of a recording thermocouple which 
indicates by a ‘ hump” in the temperature curve that the critical 
point ia the heating of the metal has been reached. The hump 
corresponds to a pause in the temperature rise, in spite of the fact 
that heat is being steadily transferred to the work. .It is said to 
be an accurate means for determining the exact amount of heating 
that should be applied to the material under treatment. 


Steel Industry in British Columbla.— The establishment 
of an iron and steel industry in British Columbia may be expected 
shortly. The Investigation Committee sent to Chieago by the 
British Columbian Government to report on the success of elec- 
trical furnaces there, has returned and reported favourably. The 
Committee will advocate first the establishment of an electrio scrap 
mill in British Columbia to handle the large quantities of sorap 
iron and steel, now sent every month to Seattle mills.— Rewter's 
Trade Service (Vancouver), | | | 


The. Coai Strike. — The coal miners’ strike is ended, and 
work is to b» resumed immediately. A majority of 8,459 votes was 
returned by the ballot against the settlement terms, but it was 
considered insufficient to warrant a continuance of the strike, as it 
fell short of two-thirda of the votes recorded. The main features 
of the terms on which the ballot was taken are: 2s. per week 
avance until the end of the year, and from Jan. 3rd a wages scale 
based on coal output üntil & national wages board is set up. 


Eight-Honrs’ Day in Switzerland. A measure in favour 
of ап eight-hours' day for employé: of the Swiss railway, poatal, 
+ Левтарћ and telephone services has been carried on a referendum 
by а substantial majority ; 67 per cent. of the electors voted. 


The Second Simplon Tunnel.—The Commercial Secre- 
tary to His Majesty's Legation at Berne reports to the Department 
of Overseas Trade that down to end of September, 18 250 km. (92 per 
eent.) of the second Simplon Tunnel had been pierced, out of a total 
length of 19'825 km. On the same date, 90'9 per cent. of the 
total length of the tunnel had been duly walled and ‘wholly 
oom pleted. 


" Fashion foretells an Electrical Christmas.“ — We 
observe from E.D.A, advertising that a serious attempt is being 
made to cultivate the great trade possibilities offered by the season 
of “ Present-giving in connection with electrical appliances. 

If Supply Engineers and Contractors will, for once, make a 
united effort to push the Electrical Xmas Box idea they are not 
likely to be disappointed in the immediate results, or in the new 
vonnections and goodwill they may establish in helping people to 
keep up a social custom which, delightful ae it may be, is often a 
eause of anxious thought and too frequently results in money 
pare ent on articles of but transient attraction and little 

value. 


Appointments Vacant.— Assistant constructional. engi- 
neer (£570), for the Ойу of Birmingham Electrio Supply Depart- 
ment; overhead linesman (£5), for the County Borough of 
Burnley Tramways Department; oable-jointer, for the Ecoles 
Corporation Electricity Department ; switchboard attendant (84s.), 
for the Nuneaton Corporation Electricity Department ; assistant 
electrical engineer (£480), for the Gold Coast Government. See 


our advertisement pages to-day. . 


Trade with Canada.— At the Canadian National Exhibition 
held in Toronto recently, which was attended by over a million 
visitors, only 80 British firms were represented out of a total of 
672 exhibitors. At the Bureau of Information of the Department 
of Overseas Trade, many inquiries were received regarding 
British export trade, one of the principal being: “When do 
United Kingdom firms propose to take more serious steps to cater 
for the Canadian market? i 


INSTITUTION NOTES. 


Midland Junior Gas Association.—The new president of the 
Association is Mr. W. J. Pickering, superintendent of the Coal 
Test Works, Birmingham Gas Department, and in his presidential 
address on Thursday last week at the Council House, asked ; “ What 
ofthe future with regard to our relations with the Electrical 
Industry? ' The special adaptability of electrical plant for certáin 
industrial power purposes was conceded as readily as anyone by 
the present day gas engineer and the amount of such plant in 
modern gas works tended to increase. Each of the industries had 
its particular field, and both realised that. Whatever changes the 
future might bring, the practice of “ burning " raw coal, for any 
purpose, rather than “distilling” it, should be abandoned at the 
earliest possible moment, as the value of the numerous by-products 
from coal would tend to increase, Developmente might be seen as 
regarded the conversion of gas into electrical energy. Some form 
of gas turbine might be evolved which would revolutionise present 
methods and bring down the price of the electrical unit. Whatever 
happened, they and their electrical friends had to bear in mind that, 
as great public servants, it would always be their duty to proceed 
on lines which would oonfer the greatest beneflt ou the community. 
It wae not likely that either industry would be entirely superseded 
by the other. but rather that the two would work quite har- 
moniously, in their respective fields, though the latter might 
become!more sharply defined. Й E 

Institution of Elecirical Bngineers.—A special general meeting 
has been convened for December 3nd, at the Institution of Civil 
Engineers, to consider, and, if thought fit, to pass & resolution to 
take the place of Article 27 of the Institution's Articles of Associa- 
tion. The substance of the resolution is that subscriptions shall, 
from January let next, be increased as follows :— "E 
Abroad. 


United Kingdom. 
Members ... £5 5 0 £4 Б 0. 
Associate Members 815 0 3.6 0. 
2e was uu 4 5 0 315 0 
Graduates ... А Я 210 0 2 10 0 
Students (under 21) Ме 1 1 0 110 
ji (over 21) zs 111 6 111 6 


Should this resolation be pessed, it will be submitted to а 
meeting of Oorporate Members on December 17th for confirmation. 
WESTERN CENTRE.—The first ordinary general meeting of this 
session will be held at the Merchant Venturers Technical Oollege, 
Bristol, on Monday, November 8th, when the inaugural address 
will be delivered by the chairman, Mr. A. J. Newman. к 
NORTH-EASTERN CENTRE.—The first meeting of the session 
1920-21 will be held on November 8th, 1920, at.the Armstrong 
College, Newoastle-on-Tyne. when the chairman.elect, Mr. J. R. 
Beard, will deliver his inaugural address. M etu 
Warrington Electrical Soclety.— Alternating - ourrent Switch- 
gear was the subject of a lecture delivered by Mr. Parker, of 
Messrs. Long & Crawford, of Manchester, at the last meeting of 
the Society. In the course of his lecture, Mr. Parker dealt with all 
kinda of starting apparatus, both for squirrel-cage and alíp-ring 
machines, and! made detailed referenoes to overload coils, no-volt 
jeleases, fool-proof gear, and the uses of time lags. Mr. Е. V. L. 


| Mathias, Warri ngton Corporation electrical engineer, presided. 


The Royal Society.—Amongst the papers to be read on Thurs- 
day, November 4th, were the following :— 

Prof. H. Lamb, F.R.S., " On the Vibrations of sn Elastic Plate 
in Contact with Water." | 

Prof. H. M. Macdonald, F.R.S., " The Transmission of Riectric 
Waves Around the Esrth's Surface.” MOOD 

King’s Coliege, London: Old Students' Association (Engineering 
Faculiy).— A luncheon was held at the Holborn Restaurant on 
October 27th, when 54 members attended, and many distinguished 
King's engineers were present, among whom were the chairman, 
Mr. C. Н. Wordingham, O. B. E., a past president of the Institution of 
Electrical Engineers ; Mr. Ll. B. Atkinson, president of the Institu- 
tion of Electrical Engineers; General M. Mowat, O. B. E., secretary of 
the Institution of Mechanical Engineers ; Mr. E. Fiander Etchells, 
president of the Concrete Institute ; and Mr. J. S. Highfield. Any 
old students who are interested in the activities of the K.O.L.O.8.A. 
are requested to communicate with the hon. assistünt seoretary, 
Mr. D. Н. Kendon, King's College, Strand, W.0. 2. E rs 

Association of Engineers-in-Charge.—On Friday, November 
12th, a Ladies’ Night will be beld in the Crown Room of the 
Holborn Restaurant. Applications should be addressed to the hon. 
secretary, Mr, A. Е, Penn, 2, Bassingham (Road, Earlsfield, S. W. 18. 
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OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
teoMnioal or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of t 
BuROTRICAL REVIEW posted as to their movements, 


Mr. E. L. EASTOATE, A. M. I. E. E., lately engineer at the 
Melbourne branch of the British General Electric Co., Ltd., 
has been appointed manager of the company's business in 
New Zealand owing to the resignation of Mr. J. H. Ryder, 
A. M. I. E. E. 

Messrs. J. J. Ѕтлхокіх and Н. Homes, apprentices at the 
Hydro-electric Department, Tasmania, and who have com- 
pleted two years’ mechanical training, have been selected 
to go to England and America for two years to complete their 
term of five years. Both apprentices are to spend a year 
at the British Thomson-Houston Co., Rugby, and a similar 
period at the General Electric Co., Schenectady, U.S.A., 
returning to the Hydro-electric Department on completing 
their overseas course.—Commonwealth Hugineer. | 

Mr. W. A. А. BurGess, M.I.E.E., late resident electrical 
engineer for the British Dyestuffs Corporation, Huddersfield, 
Ltd., has been appointed chief electrical engineer for the 
British Dyestuffs Corporation, Ltd.. with charge of the elec- 
trical equipment at all the Corporation’s factories. Mr. 
Burgess, whose headquarters remain for the moment in 
Huddersfield, has had charge of the electrical department of 
the Corporation there for the past five years, and was for 
nine years previously with Messrs. Merz & McLellan. 

Mr. W. F. INGAMELIS, who has resigned his appointment as 
advertising manager with the Edison Swan Electric Co., Ltd., 
was on Friday last week presented with a diamond and pearl 
scarf pin by the general staff at the Ponders End works of the 
company. The presentation was made by Mr. Н. V. Richards, 
chief assistant in the advertising department, the gift being 
accompanied by a tastefully printed address, with the list 
of subscribers. At the same time Mr. Ingamells was presented 
with a silver card case by Mr. J. Thom, on behalf of the 
Btaff of the stationery department. 

Mr. J. Н. Burrers, chief engineer and general manager of 
the Tasmanian Hydro-electric Department, is paying a visit 
to this country. His address during his stay will be c/o The 
weg for Tasmania, Australia House, Kingsway, 

Mr. В. W. Gross, temporary electrical engineer to the 
Dewsbury Corporation, has been appointed permanently to 
the position at a salary of £650 per annum. 

Chester T.C. has increased the salary of the electrical en- 
gineer to £900 a year, including £150 additional war bonus. 

Sir EnNEsT JARDINE, Bart., governing director of John 
Jardine, Ltd., has received information from the French 
Minister of Commerce that the honour of the Croix de Cheva- 
lier de l'Ordre National de la Légion d'Honneur has been 
conferred upon him by the President of the French Republic. 

Mr. G. C. ALUINGHAM, M.B.E., M.I.E.E., who was until 
recently chief engineer of the Tudor Accumulator Co.. Ltd., 
has joined the staff of Mr. C. F. Elwell, radio engineer, Craven 
House, Kingsway. 

Мг. W. E. Hicuetenp has resigned his position with the 
English Electric Co.. Ltd.. to enter into partnership with 
his brother. Mr. J. S. Highfield, consulting engineer, at 36, 
Victoria Street. Westminster. | 

At Messrs. Simplex Conduits, T.td., on Fridav last week. 
a presentation of books was made to Mr. T. Birkett upon 
his resigning the position of publicity manager to the com- 
pany, and at.the same time the chairmanship of the Welfare 
Club. Capt. MeLouchlin, joint general manager, in making 
the presentation, said that not only would Mr. Birkett be 
missed by the firm, for the publicity work for which he was 
responsible was of a distinctive order, but he would also he 
missed by all of the employés bv reason of his work on the 
Welfare Club. Mr. Birkett is taking un the position of sales 
and publicitv manager to the Midland Electric Manufacturing 
Co., of Barford Street, Birmingham. 
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NEW COMPANIBS REGISTERED. 


Dungarvau Electric Licht & Power Co., Ltd. (5,059).— 
Registered in Dublin October 18th. Capital. 28.000 in £1 shares. Objects 
as title. First directors: T. Power, 18. O'Connell Street, Dungarvan; T. 
Foley, The Square, Dungarvan; M. Barry, Abbeyview, Dungarvan; M. 
Clancy, Main Street, Dungarvan; D. Crotty, Dunearvan: J. Dunne, Dun- 
garvan; P. J. Moloney, Dungarvan. Secretary: E. A. Ryan. Registered 
office: Castle Street, Dungarvan. 


Evans (Electrical). Ltd. /171.083).— Private companv. 
Registered October 28th. Capital, £5.000 in £1 shares. To carrv on the 
business of electricians, electrical engineers and manufacturers, suppliers of 
electricity, &c., and to adopt an agreement with E. T. Walker. The first 
directors are: E. J. Walker, Southbank. Ravensbourne Road, Bromlev, Kent: 
S. L. Durell (managing director), 2, Edward VII Mansions, Chamberlavne 
New Road. Kensal Rise, N.W. Registered office: 10, Bush Lane, Cannon 


Street, Е.С. 4. 

Lowth & Smith, Ltd. (170,977).—Private companv. 
Registered October 22nd. Capital, 45.000 in £10 shares. To take over the 
business carried on at 3, Hanging Ditch, Manchester, as ''* Lowth and Smith." 
and to carry on the business of electrical and mechanical engineers, &c. The 
permanent directors are :—W. . Lowth, 13, Lynton Кола, Chorlton-cum- 
Mardy, Manchester: T. Smith, 5, Wood Bank, Helmshore, Lancs. Registered 
office: 3, Hanging Ditch, Manchester. 


British Electrical & Allied Industries Research Assocta- 


tion (the word “ limited is omitted from the title by 
licence of the Board of Trade) (170,454).—Registered September 27th (delayed 
at Somerset d. The company is limited by guarantee, with an initial 
membership of ‚ with power to increase. In the event of winding up, 
each member is liable for not, more than £5. Objects: To promote research 
and other scientific work in connection with the electrical and allied trades 
or industries, to found scholarships, to publish books and periodicals, &c. 
Membership of the Association consists of (a) ordinary members, who shall 
be members of the British Electrical and Allied Manufacturers’ Association 
or other association of manufacturers in the electrical and allied industries 
carrying on business in the production of electrical machinery, apparatus, com- 
modities, or requirements, (b) trade members who shall be British subjects 
carrying on business in the production of electrical machinery, apparatus, or 
materials which are accessory to the electrical and allied manufacturing 
industries, and corporations carrying on similar business, (с) Associate Mem- 
bers who must be British subjects and shall be individuals representative of 
capital, management, science, or skilled labour, or connected with limited 
companies, or other corporations or associations ineligible for, or not desirin 
admission as ordinary or trade members, and who are, in the opinion o 
the Council, likely to assist in the electrical and allied industries by the 
furtherance of the objects of the Association. and (d) Honorarv members, 
who shall be British subjects, whether entitled to become members under 
the above provisions or not, nominated for membership by the Council for 
special services or causes and elected at a general meeting. The management 
is vested in a Council, the first members of which are: C. H. Wordingham, 
C.B.E., 7, Victoria Street, Westminster; L. B. Atkinson, Alston. Little 
Hampden, Great Missenden, Bucks.; Dr. C. C. Garrard, General Electric 
Co., Ltd., Witton, Birmingham; J. S. Highfield, 36, Victoria Street, S.W.1; 
C. C. Paterson, O.B,E., Research Laboratories of the General Electric Co., 
Ltd., 67, Queen Victoria Street, E.C.; R. T. Smith, 66, Porchester Road, Pad- 
dington (president, Institution of Electrical Engineers); C. P. Sparks, Black- 
friars House, New Bridge Street, E.C.; D. N. Dunlop, 36, Kingsway, W.C.; 
A. R. Everest, British Thomson-Houston Co., Ltd., Rugby; A. P. M. 
Fleming, C.B.E., Metropolitan-Vickers Electrical Co.. Ltd., Trafford Park, 
Manchester; E. S. New, 11, Victoria Street, S. W.; W. O. Smith, Century 
Works, Lewisham; E. B. Vignoles, Evershed & Vignoles, Ltd., Acton Lane 
Works, Chiswick; A. D. Williamson, Vickers, Ltd., River Don Works, 
Sheffield. Solicitor: T. Trimmell, 71, Lincoln's Inn Ficlds, W.C. Registered 
office: 19, Tothill Street, Westminster, S.W. 1. 


Westinghouse Brake Subsidiaries, Ltd. ( 171,046). — Regis- 
tered October 26th by Linklater & Paines, 2, Bond Court, Walbrook, E.C. 
Capital, £40,000 in £1 shares. To acquire certain assets belonging to the 
Westinghouse Brake Co., Ltd., to carry on the business of manufacturers of 
railway brakes and rolling stock for railways, and appliances for lighting 
railway and other carriages, &c. The first directors are:—]. W. Cloud 
Claridges Hotel. W.1 (managing director, Westinghouse Brake Co., 141. ; 
director, Clyde Valley Electrical Power Co., Ltd., Compagnie Intl. pour le 
Chauffage des Chemin de fer Systeme Heintz, Ltd., Mackenzie Holland and 
Westinghouse Power Signal Co., Ltd., «nd Westinghouse Maise Chain Co., 
Ltd.); Lord Southborough, 17, Airlie Gardens, W.8 (director, Alby United 
Carbide Factories. Ltd., Anglo-Persian Oil Co., Ltd., Chinese Engineering 
and Mining Co., Ltd., Nitrogen Fertilizers, Ltd., Pacific Phosphate Co., Ltd 
(deputy chairman), Sir W. G. Armstrong, Whitworth & Co., Ltd., Under. 
ground Electric Railwav Co. of London, Ltd., and Westinghouse Brake Co.. 
Ltd.); Lieut.-Col. M. Craddock, 90, Piccadilly, W.1 (director, Metropolitan- 
Vickers Electrical Co., Ltd., and Westinghouse Brake Co., Ltd.); J. н 
Luke, 154, Ashley Gardens, S.W.1 (director, Clay's Marine Steering Gear, 
Ltd., and Westinghouse Brake Co., Ltd.). Minimum cash subscription. seven 
shares. Remuneration, £800 per annum, divisible. Solicitor : R. B. Phillpotts, 
2, Bond Court, Walbrook, E.C. | 


Fairless Electric Weldings, Ltd. (171,010).—Private com- 
pany. Registered October 25th. Capital, £10,000 in El shares. To carry on 


the business of electric, oxygen and асеіујепе welders, ship repairers, 


mechanical and electrical engineers, machinery manufacturers, tool makers, 
&c. The first directors are:—G. P. Fairless, Summerhill, Raby Road, 
Stockton-on-Tees, engineer: C. Henson, 47, Station Road, Stockton-on-Tees, 
engineer. Secretary: С. P. Fairless. Solicitor: A. Н. Parkin, 77, High 
Street, Stockton-on-Tees. 


A. L. Brown & Co., Ltd. (171,050).—Private companv. 
Registered October 28th. Capital, 22.000 in #1 shares. To take over the 
business of clectricians carried оп bv A. L. Brown and Н. F. Mitchell at 
The Street, Frensham, Surrey, as A, L. Brown & Co." The first directors 
are:—A. L. Brown, The Street, Frensham, Surrey: H. F. Mitchell. Mill- 
bridge, Frensham, Surrey. Registered office: Millbridge, Frensham, Surrey. 


Saitax Mannfacturing Co., Ltd. (171,071).—Private com- 
panv. Registered October 9nd. Capital, £3,000 in 2,500 ' A " shares of £l 
each and 10.000 “B” shares of 1s. each. То carry on the business of 
electrical, mechanical. sanitary, gas. hydraulic, water and general engineers, 
manufacturers of machinery, particularly steam engines, electrical apparatus. 
theatrical and general stage effects, scenery, fans, lamps, rheostats, &c. The 
first directors are:—W. Adams. Henddo! House, London Road, Thornton 
Heath; Capt. F. J. H. B. Hutchinson, 133, Westbourne Terrace, W. Regis 
tered office: 106, Albany Street, N.W. 


OFFICIAL RETURNS OF ELECTRICAL! 
COMPANIES, 


London and Suburban Traction Co.. Ltd.—Deed dated 
October 13th, 1920 (supplemental to trust deed dated April 6th, 1914, securing 
£350,000 5 per cent.“ A '* debenture stock), charged on 70,693 fully £1 prefer- 
ence and 2,133,330 fully paid ordinary shares in London United Tramways, 
Ltd., in substitution for 120.115 fully paid 5 per cent. cumulative preference 
shares of £10 each and 97.740 fully paid ordinary shares in the said company. 
Trustees: Union Commercial Investment Co., Ltd. 


Burners, Ltd.—Issue on October 14th, 1920, of 2950 


debentures, part of a series already registered. 


Portable Electric Motors (1919). Ltd.—Particulars of 
£10,000 debentures authorised October 91st, 1920, whole amount issued. 


Charged on the company’s undertaking and property, present and future, in- 
cluding uncalled capital. 


North British Tower Manufacturing Co.. Ltd.—Parti- 
culars of £6,000 debentures authorised October 15th, 1990, whole amount 
issued. Charged on the company's undertaking and property, present and 
future, including uncalled capital. 


Cambridge Electric Supply Co., Ltd.—Issue on October 
18th. 1920. of £2,950 debentures, part of a series already registered. 


Kalgoorlie Electric Tramwavs. Ltd. (73,127).—Return 
dated September 15th, 1920. Capital, £250,000 In @1 shares. AR shares taken 
up. £250,000 paid. Mortgages and charges, £145,020. 
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CITY NOTES. 


Garbe, 


The Lahmeyer Co., of Aiz-la- 
German Chepelle, reports net profits of 1,697,000 
Companies. marks for 1919-20, as compared with 


revious year. А 


853,000 marks in the 
eclared, as ugainst 


dividend at the rate of 8 per cent. has been 
6 per cent. in 1918-19. 

The directors of Mar Schorch & Co., of Hheydt, recom- 
mend the payment of a dividend at the rate of 10 per cent. 
on share capital of 10,500,000 marks for 1919-20, this result 
comparing with 10 per cent. on 7,975,000 marks in the pre- 
ceding year. 

The Rheinisch-Westfaiische Elektricitats Werk A.G., of 
Essen, after writing off 30,360,000 marks for depreciation in 
1919-20, as contrasted with 6,810,000 marks in the previous 
year, reports net profite of 4,838,000 marks and 4,670,000 marks 
in the two years respectively. and a dividend at the rate of 8 
per cent., as in 1918-19. The report states that the sales 
reached 687,989,000 xw.-hours, as against 626,361,000 kw.- 
hours in the preceding year. 

The accounts of the Kabelwerk Rheydt A.G., of Rheydt, 
including the balance of 65,000 marks brought forward, show 
a net profit of 8,705,000 marks for 1919-90, as compared with 
957,000 marks in the preceding vear, and the dividend is at 
the rate of 40 per cent., as against 30 per cent. in 1918-19. 
The report states that the plant has been completely written 
off, and a falling off in orders has taken place since the be- 
ginning of the new financial year. It is proposed to increase 
the share capital from 10,000,000 to 94,000,000 marks. 


Amalgamated Wireless (Australasia). Ltd.—At the an- 
nual meeting held in Sydney recently. Sir T. Hughes, the 
chairman. in moving the adoption of the report, outlined a 
scheme already placed before the Government for connecting 
up Australia with England consisting broadly of a high power. 
high speed, duplex-operated station near one of the canital 
cities to communicate with a corresponding station in Eng- 
land. together with medium power feeder stations near each 
of the other capital cities to pass the traffic to and from the 
main trunk stations. The company offered to handle all 
classes of messages at one-third less than existing rates, and 
to give the Commonwealth Government 95 per cent. of its 
net profits, also to have the stations working in two vears. 
to hand them over in any time of national danger, to hand 
them over to the Government. free of all payment. at the 
end of a term of years. and to give the Government the right 
of resumption at all times. 


Marconi Wireless Telegraph Co. of Canada. Ltd.—4 
special general meeting of the shareholders is to be held »t 
the offices of the company in Montreal on November Brd. 
for the consideration and approval of the hv-law passed by 
the directors of the company on October 19th. 1990. 

* Be it enacted as a by-law of the Marconi Wireless Telegraph Co. of 
Canada, Ld., and it is hereby enacted as follows :— 

“I. The by-law known as bv-law No. 26 of the comnanv. providing for 
the reduction of the capital stock of the company to 3.750,000 dollars, and 
rati . confirmed, and enacted at the annual and special general meeting 
of the shareholders of the companv, held on September 17th, 1919, is herebv 
again enacted and confirmed as of the said date. 

** 9. The capital stock of the company is herebv increased from 3,750,000 
dollars to 7,500,000 dollars by the addition of 1,500,000 shares of the par value 
of 2 dollars and 50 cents each.” 


A Belgian Investment Co.—The report of the Compagnie 
Centrale de l'Industrie Electrique states that most of the 
companies in which the company is interested are still unable 
to determine their actual position, and the portfolio has been 
greatlv reduced. In association with friendly gronps the 
companv has carried out the reorganisation of the Forges et 
T.aminoirs Saint-Victor and the Société des Forges de Créve- 
coeur, and the company has disposed of its participation in 
the tramwava in the province of Salerne to an Ttalian group. 
The net profits for 1919-90 are 50,940 fr.; no dividend is to 
be paid. 


A German Supply Compauy's Loan.—The directors of 
the Rhenish Electricitv Works Co.. of Cologne. require a 


considerable amount of new canital to defray the cost of: 


extensions. as the plant has reached the limit of its produc- 
tive capacitv. Tt is oroposed to increase the present ordinary 
share capital of 8,000,000 marks bv an amount not yet de- 
termined, and at the same time raise a loan of 100 000 ООЛ 
marks in instalments. The new generators alone are esti- 
mated to involve an expenditure of 60,000,000 marks. 


Automatic Telephones (Australasia), Ltd.—Dividend of 
Is. per share, absorbing £3,125, leaving л balance at June 
Slat of £1,187. A contract has been secured for an automatic 
exchange at Collingwood, Victoria, amounting to nearly 


City of Bueuos Ayres Tramwavs (1914). Ltd.—Dividend 
at the rate of 5 per cent. ner annum, less tax, for three 
months ended September 30th. 


Calcutta Electric Supply Corporation.—Interim dividend 
at the rate of 8 per cent. per annum, less tax, on the ordi- 
nary shares for the half-year. 


Monte Video Telephone Co., Ltd.—The accounts for the 
year ended July 31st show that after providing for all charges 
in Monte Video and London and for income tax and excess 
profits duty and corporation profits tax, the net profit amounts 
to £40,179. Interim dividend paid in Máy absorbed 46, 514. 
£8,963 was brought forward and the available balance is 
£49,699. £20,000 is transferred to the reserve fund, and a 
final dividend for the year ended July 31st is recommended 
of 5 per cent., free of tax (making 8 per cent. for the year), 
leaving a balance of £11,772 to be carried forward. 


Bombay Electric Supply & Tramways Co., Ltd.—At a 
meeting on Monday of the holders of the 44 per cent. de- 
benture stock of the Bombay Electric Supply Co. (in liquida- 
tion), a resolution modifving the rights of the holders against 
Ше company, its trust deed, and its property, and certain 
modifications of the trust deed which had been proposed by 
the company and recommended by the trustees, were agreed 
to. A meeting of the 5 per cent. second mortgage debenture- 
holders called for a similar purpose was adjourned for a week 
owing to the necessary amount of stock not being represented. 


International Licht & Power Co., Ltd.—For the year 
ended June 30th, 1990, the income amounted to £66.064 plus 
£18,877; after providing for debenture interest, sinking fund, 
loan and other charges there remains a balance of £35,420. 
Preference dividend amounts to £14.978, £2,500 is placed to 
reserve, and the balance (£17.947) is to be carried forward. 
Reserves of subsidiaries have been increased during the year 
by £6,503, making total reserves of three subsidiaries £74,487. 


Austrian Brown-Boverl Works.—The net profits of the 
Austrian Brown-Boveri Werke A.G., of Vienna. amount to 
2.581.000 crowns for 1919-90, as compared with 1,876,000 crowns 
in the preceding year. and the dividend is at the rate of 9 per 
cent., as against 7 per cent. in 1918-19. It has been decided 
to increase the share capital from $8,500,000 to 95,000,000 


Crowne. 


Smit's Transformer Works.—An issue of 500 shares of 
1.000 florins is being made bv the N. V. Willem Smit & Co.’s 
Transformatoren Fabriek, of Nijmegan. Holland. The rate 
of dividend paid bv the company for 1919-20 was 19 per cent. 
on share canital of 500,000 fl., as compared with 10 per cent. 
on 240,000 fl. in the previous year. . PEE E 


D r ⏑ ꝓ— ꝗ g 
STOCKS AND SHARES. 


TUESDAY EVENING. | 


THE present week of the Stock Exchange consists of four 
days, owing to the November 1 holiday and the usual 
Saturday ''recess." So it may almost be said that members 
of the House are beginning to approximate a miner’s week, 
ulthough the рау may not be as liberal. Business is far from 
being brisk. There was a fair accumulation of small orders 
awaiting execution on Tuesday morning, but after this was 
dealt with, the markets һесаше quiet. Manifest disinclina- 
tion to deal on the part of the general pubuc was put down 
to the uncertainty in regard to the outcome of the third coal 
ballot. Little doubt, if any, was felt us to the majority vote 
going in favour of peuce, but the attitude of the Welsh and 
Lancashire miners aroused uneasiness for the future. This, 
on top of the somewhat temporary character of the whole 
plan, restrains any sort of speculative enterprise. 

The cable group is conspicuously good. ‘There are rises in 
Eastern ordinary, Globe ordinary, Great Northerns, and Indo- 
European. Gossip concerns itself with the possibility of the 
income tax being raised next spring, und when there is any 
suggestion of income tax talk in the air, attention begins to 
turn to the stocks and shares of companies that pay their 
dividends free of tax. The Eastern group is, of course, parti- 
cularly well known in this connection, and seeing that its 
ordinary stocks and shares, even at the current levels, offer 
nearly 62 per cent. on the money, it is not surprising that 
some people should look for a steady appreciation in value of 
these securities. Direct United States stick at 54, from which 
it is inferred that profit-takers are not yet out. Marconis 
were run up to 34, on buying said to be on behalf of a group 
in which American interests were strongly represented, but as 
soon as the purchases ceased, the price went back again to 
2 15/16, at which it shows a rise of 1/16 on the week. 
Marconi Marines are easier at 17/16, and Cuba Submarines 
have fallen to 6}, following upon their sharp drop of last week. 
United River Plates at 6} have recovered the dividend. 
Amongst the manufacturing shares, Siemens hardened to 25s., 
and Henley's are better at 1 11/16, India Rubbers at 14 being 
similarly higher. Western Union 44 per cent. funding bonds 
at 1093 are 2 points to the good. 

Rio Tramways fives advanced to 96 and Electric Develop- 
ment of Ontario fives to 116. On the other hand, Canadian 
General Electric common at 119 and the preferred at 112 are 
both lower. Bombay Electric Trams have fallen 15 points to 


| 50, and the preference at 11 were £1 lower. The market in 


these for some time past has been rather artificial, as we 
have pointed out here from time to time. Mexicans are 
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heavy, ‘with falls in Mexican Light and Power preference and 
Мехіоо Tramways 5 per cant. bond While the news from 
Mexico is declared to be good, sellers continue to get out of 
their bonds quietly. British Columbia Electrics maintain 
their robust tone, and further rises have occurred in the pre- 
ference and the deferred stocks. Anglo-Argentine Tramways 
5 per cent. debenture has once more got over 60, being bought 
by those who regard it as a sound investment of the 
second class. : 

The Home Railway division is firm as a whole, on the 
expectation that the miners will accept the peace proposals. 
Metropolitan consolidated has recovered’ a t to 214. The 
company's 31 per cent. debenture stock is better at 534, and 
London Electric Railways 4 per cent. debenture has risen to 
563. Underground Electric Railways issues are quiet, with 
à reaction in the £10 shares to 2$. . 

A few of the Home Electricity shares are wanted, and the 
market begins to look a little firmer than it has done. West- 
minsters are better at 54. Men іп the market point out that 
theré is a decided shortage of supply, and that, were demand 
to arise, prices would not remain for long at the present 
figures. But it must be admitted that the inquiry for electric 
lighting shares is still very retail and somewhat timid. 

. Edisons have dropped to 178.; Electric Constructions are 
better at 188. 9d. Metropolitan-Vickers preference fell back 
to 40s., at which the yield is 8 per cent. on the money. Bab- 
cock & Wilcox continue to improve, and are now up to 50s. 
again. Rubber shares are weak on another low record being 
established for the raw material, which this Tuesday night is 
quoted at ls. Ad. рег lb. The Armament market is better, 
. moving quietly upwards. with shares in the iron and steel list. 
But the Stock Exchange is quiet ав à whole, and in none of 
the markets are there any financial fireworks to compel atten- 
tion from the public.. . | 


n . 


SHARE LIST OF ELEOTRIOAL COMPANIES. 


Home ELEorriciry COMPANIES. 


Dividend Price 
— Nov. 2, * | Yield 
ur ; 1918. 1919. 1990. Rise or fall. p.o. 
Brompton Ordinar T ee өө 8 13 6 — 210 0 0 
b E 38 в 
1 0. о. . ° ee — 
Chelsea.. „ө ee ve oe 8 6 — 7 6 6 
City of London ee ae ee 8 * 19 — 8 19 10 
do. до. 6 рег cent, Pref... 68 6 17 — 611 3 
County of London .. 7 6 1 — 1917 0 
т (298 per cent. Pref. : s 8 = 1 1 : 
Кера n nary ee өө =а 
London Electric ..  .. „ Nl N 1 — 710 0 
do. do. 6peroent. Pref... 6 6 | — 10 8 0 
ten. [3 es б 6 - — 10 6 8 
A 44 per cent. Pref, .. @ © — воо 
94. Jamee’ an Mall. 18 — 948 
South London ‘ ee ce oe Б Р 8 — 9 19 0 
South Metropolitan Pref... өө 7 3 15'8 — 819 8 
Westminster Ordinary f 8 19 m +4 9558 
TELEGRAPHS AMD TELEPHONES. 
Anglo-Am. Tel, Pref, ee TI 6 6 7 zd +13 7 14 10 
ёо. Det. өө өө - 1 m — { 816 6 
Gaile Таерое oe ee oe 6 = 6 9 1 
Ouba Sub. oe oe өө 1 $ —1 11 4 0 
Bastern Extension .. oe oe 8 10 1 - 6 7 
Tel, Ord. .. e... 8 10 1 49 '6 18 9 
Gl ope and T, Ота .. .. 8 Ш 1 +$ ‘618 7 
40. do. vo ee 6 6 — 7 1 9 
J m ee ee 18 10 80 xd + fj 8 6 8 
1 А А „ 926 8 91 + h 810 0 
Orania. e е ee 10 18 == *4 18 4 
United R. 'Tel. ee ee 8 8 xd + $ *$ 10 8 
West India and Panama MS ип — мп 
Western Telegraph.. .. .. 10 15 +2 *6 18 4 
Home Rara. 
Oentral London Ord. Assented .. 4 6 45 — 9 40 
МезгорэШап.. ee ee o 1 it 913 +1 516 8 
U аеро dElenioOrdinary.. MO Mi — 3 Zi ИП 
n е ee = 
-— „ "A" .. NU NO «X Nn 
do. do. Income ee 6 é -— — 


Fomgicox Trams, 4с. 


Anglo-Arg. Trams First Pref. .. Nil 8 — 9 8 4 

do. do. and Pref, ee Nil nh = Nil 
do. do. 6 Deb. PE 6 +1 8 5 4 

Brasil Tractions oe ee ee Nil Nil 44 = Nil 

Bombay Electric Pref. oe ve 6 6 11 —1à 4 16 0 
British Columbia 5 6 6 56 +2 818 6 
do. do. м 8 65 — 17 8 
40. do. Deferred N 8 +1 6 4 0 
do. Deb. ee + = 7 19 0 

Mexico Trams 6 per cent. Bonds.. R 4t ~ 1$ ип 

40. 6 cent. Bonds. Nil МП 83 — Nu 

Mexican Light o ee NU NU 16 — No 

Go, Pref. ee ee Nil Nil —1 ип 

do, ist Bonds. ee ип иц 61 — Nil 
MANUFACTURING COMPANIES, 

Babeock & Wilooz .. .. . Ы ц * + 3 *0 0 0 
tish Aluminium Ord, ee ee 10 10 1 каза. 10 0 0 
tigh Insulated Ord. ee oe 1% 15 1g ento 9 4 8 

Oaleaders .. eo ee — r^ 100 + Ys = 10 : 

§ Pref, ео 0 ee Е 
Gase Ко аә КЕ . 10 17 8 — 518 4 
Qrompton Ord. e оо оо 20 10 11/6 — 11 8 6 
“ ы е ee 19 10 17 е —1/- 11 15 4 
ee ee r^ [^ 18,9 + 6d. * 4 

Gen. 0. Pret. ee ee ee — 5 

бо. Ота. 0 0 ee ee 10 м. — 7 19 4 
20 se oe oe 0 0 м 16 1 + W 9 4 н 
Pret., 0 0 eo ee tà є TE 7 4 0 

ee. „ө oe oe 10 19 là t 7 *8 0 0 

Vickers Pre. ee о == 8 9 — 800 

Ord... өө ‚ ee m 10 10 95;- * "воо 
Оов, өө oe ee 29 29 90 — 6 0 0 


Div ends paid free of Income Tax. 


MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities aud other circumstances, 


fase * 


| Tuesday, November 2nd. 
Le { Е 
юш - 


а Acid, Oxalio ... .. . ЗА pe be ‘site 


CHEMICALS, &c. 


a Ammonia, Muriate (large crystal) РА 4599 _ ( E 
а Bisulphide of Carbon vu Pas 01 EN lr 
а Вогах Bul hata eee TT • 99 1 ev 
2 е Т per ld. = 
© i Perchlorate P i " Ж, 
@ 8 1 hate t see : esia eee ese =o ти ке ooo 
u о eee ese per 3 
¢ gulbhur,Bublimed Flowers. 5„ 4% 
‘At Giese ee 22. 
22 аш сл. 7 2 per ton ais = 
a um romate, casks .. per lb. — . 
METALS, &c. 
Babbitt’s Metal Ingots... perton| 496 to £800 = 
^ Brass (rolled metal?“ to 19" basis) per lb. dee. 
e 97 Tubes (solid drawn)... m 9,9 и ю • dec. 
e »9 еге, рын “ira n) oo 99 10 d. i 
Copper (solid "n T TI LI] . . 
С „ Bars (best selected) .. рег ton 81 ie 
e 99 Sheet eee eo sow өөө 99 4149 z £8 dec. 
c *9 Rod aoe ee III eee IL 4149 £8 dec. 
d „ (Bleoctrolytic) Bars «ec M £09 £15 dec. 
d n Sheets. s 4148 #15 dec. 
d Т " Wire Rods.. Т 8116 £16 deo. 
d " " Н.С. Wire.. per lb, 1/94 13. deo. 
f Bbonite Rod "TT eee Li] 8/6 [ү 
f ee Sheet oe 99 8/- эде 
а German Olver пө " ut " 25 
А Indie-tabber, Para fine UM 2d. dec. 
„ en EO qui P | DER. : 
EA mne Big ce ы en 4 be. йы 
g Mercury ... .._ .. ws bot. £15 188. to 216 16/- ine. 
в (in original cases) small per Ib. 6d. to 4/6 Ma 
€ n " „ medium. ” à 13/6 40 18 uy ess 
€ 5 $9 ЭТ large eve ” > d ese 
Ph or В castings 1/6 to 1/11 Gen 
2 * GI bam and rods „| Milo MS — 
pP , „ rolled strip & sheet ” | 2/5 to 3/9 8 
d Biliclum Bronze Nue. e). per lb. ‚ T n Id. дөө. 
Steel, Magne P 
n Tin, bi N 12 1 : per ion 49 TUNE 
d Г] O8. * "TM 0 eve 
p White Anti per ten £78 to £800 ii 
Quotations supplied by— 
G. Boor & Oo. James & 
S Thos. Bolton 4 Sons, Ld. {awed Tia Go. 
d Frederick Smith & Оо. : é Bolling & Lowa. 
eF.W & Sons. 1 Richard Johnson & Nephew, Led 
f India-Rubber, Gutta-Persha and я Р. Ormiston & Sona. - 
Telegraph Works Co., Lad. p 


Р W. F. Dennis & Оо. i 


Electricians’ ‘Mates’ Wages.—We have received from 
Mr. W. J. Webb, London Distriot secretary of the E.T.U., a copy of 
the memorandum of agreement come to on October 29th, 1920, 
between the London District Committee of the Electrical Trades 
Union and the National Federated Electrical Association, with 
regard to increase of wages for electricians’ mates, electrical and 
mechanical fitters’ mates, electrical wiremen's mates, overhead 
linemen's mates, and jointers’ mates, &c., employed in the London 
district. It is thereby agreed that Rule No. 11 of the working 
rules agreed in February, 1920, shall read as follows :— 

“The minimum rate for auxiliary workmen over 21 years of age 
{other than apprentices) employed in assisting journeymen shall be 
80 per cent. of the rate paid to fully qualified journeymen." 

That Rule 14 shall be added to as follows :— 

" An auxiliary workman over 21 years of age shall be allowed to 
carry out any work of which he may be capable under the super- 
vision of a fully qualified journeyman, and he may in time become 
a fully qualified journeyman as defined above. The following tools, 
kept in efficient order, are such as an auxiliary workman shall 
be deemed to possess:—Knife, pair of pliers, bradawl, mall 
screwdriver." | 

It is further agreed that the above rate of pay shall come into 
the national agreement for standardisation of wages, and the said 
rate of 80 per cent. of journeymen's rute shall become payable on 
the first pay day in November, 1920. | l 

By this agreement 2s. per hour is payable to all mechanics’ 


mates, 21 years and over, in the employ of contractors and in other 


establishments, and is payable from the next pay day. Under 
the terms of this agreement and the agreement with the 
Joint Industrial Oouncil for Electricity Supply Un 

for the London District, the rate for electrical fitters’ matem, 


mechanical fitters’ mates, electricians’ mates, wiremen's 


jointers’. mates and armature winders’ mates is 18. 1140. from 
next pay day, and application should be made at once to elec. 
tricity undertakings for this rate to be paid. | 

The memorandum is’ signed by Messrs. W. Riggs and G. E. 
Taylor, on behalf of tbe N. F. E. A., and by Mesars. H. P. Bolton an d 
W.J. Webb, on kehalf of the E.T.U. 
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STREET LIGHTING.— I. 


By HAYDN T. 


IN these articles the writer had intended to record the 
progress of street lighting during the last ten years, 
but investigation indicates that little, if any, advance- 
ment has been made. This is largely to be accounted 
for by the war conditions which existed over the greater 
part of that period, and it is only now that there are 
signs of development, due to men having turned their 
attention to this branch of the lighting industry after 
their duties in connection with the war were over. 

It is true that the gasfilled electric lamp has been 
developed into commercial importance during that 
period, but it is obvious that the increased ethciency 
of this light source, embodying as it does reduced con- 
sumption of electrical energy, increased brilliancy, 
shorter wave length, and reduced area of light source, 
is not being used to its full advantage, as these lamps 
are often. found installed in unsuitable. fittings, de- 
signed for lamps having totally different. characteris- 
lies, 

In an historical sketch of street lighting lately read 
before the Illuminating Engineering Society of America, 
Mr. Preston S. Millar states: Progress in the de- 
velopment of illuminants has been more rapid than 
progress in their use. In practice each one has sur- 
vived by many years, sometimes by centuries, the de- 
velopment of a superior illuminant." Of the truth of 
this statement there is no doubt, especially when it is 
borne in mind that the chief development in the nature 
of illuminants has been in the direction of shortening 
the wave length, and increasing the intrinsic brilliancy, 
which makes it of the utmost importance that they 
should not be used in the same way as the less brilliant 
types. 

From the early days when the fire-brand was used 
as а light source, through the period of oil lamps and 
candles, to the days of the Argand gas burners in 1784, 
a reduction in area of light source took place; again, 
from the time of the incandescent gas mantle and 
carbon-filament electric lamp, up to the present gasfilled 
electric lamps, we find another large increase in in- 
trinsic brilliancy of light sources. It would, therefore, 
appear likely that further increase and development 
in efficiency. will take place in the same direction, thus 
making it imperative that in order to benefit by these 
lamps of higher efficiency, the practice of erecting 
lamps in the streets without any special fittings will 
disappear, so that the full advantage of the new de- 
velopments in the efficiency of light sources may һе 
utilised. 

Reference to the writer's paper, read before the In- 
stitution of Electrical Engineers in 1905, indicates that 
much of the progress in street lighting was brought 
about by the competition of gas and electric light for 
this particular field. Such competition was carried 
out up to the outbreak of war, when examples such as 
the lighting of the City of London, Holborn, Manchester, 
all of "which were the subjec t of the keenest competition, 
resulted in both illuminants being adopted, because 
at that time it was proved that both could produce 
the desired results at approximately the saine cost. 
Similar examples which apply to the less important 
streets, as in Marylebone, also proved the same thing. 
but when it is borne in mind that the newer illuminant 
had to bear certain capital charges, which in the case 
of the older illuminant had long since been written 
off, it is obvious that, excluding capital charges, elec- 
tricity had already become less costly for street lighting 
purposes. 

A reference to the Gas World Year Book of 1920 will 
show that in England, Scotland, aud Wales there are 
approximately 670,000 street lamps lighted by gas. 

The writer has no data before him indicating the 
number of street lamps lighted by electricity, but it 
is doubtful if it reaches one-tenth of the above figure, 
which indicates the large field open in this direction. 
From the same authority it is possible to ascertain the 


\ 


HARRISON. 


approximate price of gas in various towns, and to 
note the increased cost since pre-war days. In order to 
obtain this as regards public lighting an average has 
been taken for towns where the number of street lamps 
exceeds (A) 10,000, (B) about 5,000, (C) 1,000, (D) 300; 
these figures are shown in Table I, in which the average 
price per 1,000 cu. ft. for gas in the years 5 апа 
1920 1з given. 


TABLE I. 


-——A— 7 B—_, — — —— 
1914 1920 1914 1920 1914 1920 - 1914 1920 
2/2 4/24 234 4,1 29/7 4,74 300 7 


This table indicates that the cost of gas has increased 
about S0 per cent. 

In the case of electrical energy, it is interesting to 
note from the published returns that the average price 
received. is as follows: , 

Tau II. 
А B c C D 
1:764. 23d. 3'6d. Data rov obtained. 

The foregoing data, in order to give some relative 
idea of the cost of the two illuminants for, street light- 
ing purposes, must be used in conjunction with the 
tvpes of lamps now available for this purpose. 

Dealing with gas first, the developinents during the 
war do not appear to be of a startling nature; the 
latest figures published, namely, those by F. V. Wester- 
maier in a paper read before the Illuminating En- 
gineering Society of America (October, 1919) give the 
luminous efficiency as follows: — 

Low- pressure upright gas mantle, .5 lumen per 
R. TH. U. 


Low- pressure inverted gas mantle, . 4 lumen per 
B. TH. v. | 

High-pressure inverted gas mantle, .525 lumen per 
B.TH.U. 


With reference to high-pressure gas, Mr. Wester- 
maier states that higher values have been claimed (. 75 
to .90) by foreign manufacturers, but passes no further 
remark except: While its advantages are apparent, 
there is not sufficient revenue obtainable from street 
lighting alone to warrant the expenditure necessary 
for installation of special mains and fixtures."' 

This also appears to be the case in England; it 1s 
therefore only necessarv to consider the low-pressure 
mantles. 

Taking gas at 500 B. Tn. v. per cu. ft., this represents 
a mean illuminating value of 200 lumens per cu. ft. 
per hour or 1,000 lumens for 5 cu. ft. of gas, which at 
50 pence per 1, 000 cu. ft. of gas, is equal to .25d. per 
hour per 1,000 lumens. 

During the war the gasfilled electric lamp (which. 
due to the fact that under certain conditions, it will 
viven an efficiency of 0.5 watt per C.P., is sometimes 
called the half-watt lamp) has been developed, and is 
now a commercial article. This lamp in the smaller sizes 
comparable with low-pressure gas mantles, and at the 
pressure generally supplied by electricity undertak- 
ings, develops an average of 12,000 lumens per Kelvin 
(Board of Trade unit) per hour, which at the average 
price obtained, Table II, a, works out at a cost equal 
to .0145d. per hour per 1,000 lumens, or 58 per cent. 
of that of gas in the same districts. 

The same applies in nearly every class of district. 
therefore it is obvious that the public lamps are not 
being supplied with gas because it is cheaper as 
an illuminating agent. In fact, with the modern 
{уре of electric gasfilled lamps the luminous energy 
produced сап be so efficiently utilised as to reduce the 
cost of electrical energy to a relativelv small figure 
compared with the other charges incidental to street 
lighting. "These other charges consist of lamp or mantle 


“renewals, labour in carrying out these renewals, clean- 


ing, lighting, and extinguishing. As regards the rela- 
tive cost of lamp and gas mantle renewals, the electrical 
engineer is in a very sound position, as he has the 
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choice of both gasfilled and vacuum lamps; the former 
аге at present more expensive, thus the increased cost 
of renewals must be set off against the greater efficiency. 

In order to form an accurate judgment on this point 
„it is necessary that the engineer should not be misled 
by the term half-watt, which has led many lamp 
factors to circulate most misleading figures. The more 
responsible lamp makers have published with their price 
lists the actual output of the lamps in lumens, which, 


being a spherical factor, does not indicate the power in, 


the maximum direction, but this with the standard for- 
mation of gasfilled lamps of 100 watts and over varies 
from 10 to 20 per cent. increase on the mean spherical 
result, thus the actual maximum c.p. (which occurs 
in the lower hemisphere) is equal to the luminous ount- 
put divided by 12.57, plus 10 to 20 per cent. 

The published tables and actual results in practice 
indicate that the lumens per watt increase very consider- 
ably with the size of the lamp, namely, from 12 to 18, 
depending on the pressure and current taken by the 
lamp; for example, a 100 watt, 200/250 volt lamp is 
scheduled at 1,200 lumens, or 96 mean spherical c.r. 
(about 115 maximum c.P.), whereas a 1,000 watt, 100 
volt Iamp is scheduled at 18,000 lumeus, 1,435 mean 
spherical c.r. (or 1,700 maximum c.P.), thus on the 
maximum, say, the latter has an efficiency of .59 watt 
per c.P., whereas the former is a one-watt lamp on the 
spherical basis. 

In the case of the 60-watt, 200/250 voli gausfilled 
lamp, the present efficiency is stated in the list before 
me as 9.15 lumens per watt, which is very little better 
than the vacuum lamp; as one costs nearly double the 
other and does not average the same life, it should 
only be used when special reasons demand it. 

It must be borne in mind that the popularity of gas- 
filled lamps is not only due to the increased luminous 
efficiency, but in the smaller sizes, where this reason 
does not exist, to the higher intrinsic brilliancy which, 
due to the shorter wave length produced, gives an im- 
pression of more light, and, in fact, does increase 
visibility of objects with certain reflecting values, more 
particularly the contrast between black and white, thus 
making it easier to read. 

Small area of the light source is generally a disad- 
vantage, particularly in the case of street lamps, unless 
this feature is turned to advantage by the use of special 


reflector systems, when it can be made to increase the. 


eflicieney for that purpose to a degree which has hitherto 
appeared impossible. 

The cost of renewals must, therefore, be dealt with 
in conjunction with the other costs, as it bears no de- 
finite relation to the luminous output of each size of 
unit; for example, a 300-watt lamp giving four times 
the luminous energy of а 100-watt lamp costs less than 
twice as much for renewals. thus the questicn of spac- 
ing materially affects. the results, all of which. will be 
dealt with in detail in the second article. 

The lighting, extinguishing, cleaning, and attend- 
ance With electric incandescent lamps, for well-known 
reasons, costs less than with any other systems of street 
lighting: it is, therefore, obvious that there are no 
reasons why the hundreds of thousands of street lamps 
now lighted with gas should not be changed over to 
the more modern illuminant except that of the initial 
cost of the change over. 

The question is, will the improved illumination and 
the reduced annual expenditure warrant this eost at a 
time when material and labour is expensive! 

The question can only be answered in figures, which 
the writer proposes to give in his next article; in the 
meantime, as food for reflection, it is well to remember 
that private concerns, large companies, shopkeepers, 
in fact everybody who could get it installed, have 
adopted electric light, knowing that the cost of installa- 
tion would be well repaid by the saving effected. This 
is in itself proof that municipalities, and those bodies 
who control the question of publie lighting, would do 
well to look into the question of the future saving to 
he effected by modernising the lighting of the streets 
and roads under their control. 


AN ORDINARY TRIODE USED AS A 
NEGATIVE RESISTANCE OSCILLATOR. 


By JOHN SCOTT-TAGGABT AND J. REE. 


ALTHOUGH it is not generally known, the ordinary ES 4, 
R. or French valve, as commonly used, may be employed as 
а negative resistance oscillator, by virtue of the phenomenon 
of secondary electron emission utilised by Dr. Hull. 

A suitable circuit is reproduced in the accompanying figure. 
A potentiometer R is connected across a source of E.M.F., 
which may be a battery н, or 110-volt or 200-volt D.C. 
mains. The actual voltage is not very material, nor is the 
value of the resistance of importance. The grid a is con- 
nected directly to the positive end of the potentiometer в, 
the negative end of which goes to the filament. The anode P 
is connected through the oscillatory circuit L C to a sliding 
tapping T ; the anode potential may thus be varied, and 
will be usually considerably less than that of the grid. 
When this circuit is connected up, а suitable adjustment 
of T will establish continuous oscillations in L O. The 
explanation is that the anode current decreases as the anode 


CIRCUIT DIAGRAM. 


potential is increased, thus producing a negative resist- 


ance in the circuit containing І, с. The very high positive 


potential of the grid causes the electrons to strike A with 
a sufficiently high velocity to liberate more secondary 
electrons Шап the number of primary ones which 
strike this electrode. These secondary electrons would 
normally return again to the anode, but the higher 
potential of the grid draws them away. As the potential 
of A is increased, the number of secondary electrons (which 
are immediately drawn away by the grid) increases very 
rapidly, although the primary electrons increase hardly at 
all. The anode thus loses more electrons than it gains. 
Hence the negative resistance effect which will веб up 
oscillations in any kind. of oscillatory circuit placed 
between A and T. An iron-core low-frequency circuit is 
* oscillated " as easily as a circuit of the highest frequency. 
Moreover, the frequency of the oscillations is practically 
equal to the natural frequency of the circuit. No troubl- 
some retractor coils are used, and the arrangement provides 
a means of obtaining alternations of any frequency. 


THE INSTITUTION OF; ELECTRICAL 
ENGINEERS, 


TECHNICAL EDUCATION. 
At the ninth annual meetings of the Western Centre, held at 
the South Wales Institute of Engineers, on October 13th, an 
address on 7 Technical Education was delivered by Frincipal 
C. Cole. B. Sc., of the Cardiff Technical College. He 
said that 5,000 students were enrolled at the Cardiff Technical 
College this session, 4.500 of whom were evening students. 
Classes Were quite voluntary, and he estimated that the 
technical education scheme of Cardit embraced something 
like S. % students, or 4 per cent. of its population. It was 
hoped to convert some of the evening classes into part-time 
dav classes, as the strain of three evenings at School and 
another at home was considerable, and left no time for social 
enjoyment. They had one striking example of part-time day 
classes established this year, taking three afternoons and two 
evenings a Week for the first and second vear apprentices of 
the electrical firms in the district. It was necessary to take 
à three years’ course im their junior schools before completing 
an apprenticeship. There was, however, the difficulty of 
accommodation, in addition to which the people in Wales were 
not keen on junior schools where manual lessons formed part 
of the curriculum; they preferred. something: approximating 
to the secondary school. In. England this system was making 
headway, but in Wales it was rather the reverse. The Prin- 
cipal described the local scheme, which be hoped in time 
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might lead to the шш aton of а Faculty of Technology. at 
the University of Wales. Referring to the 1918 Act, the 
Principal said the effect of that Act would be a system of 
new continuation’ schools. He thought there would be great 
difficulty in. applying the compulsory side of the Act. The 
effect: of the Act in. technical colleges would, he considered, be 
beneficial, and there was no -reason why Cardiff should not 
possess one of the finest engineering schools in the country. 
‘They: had already £20,000 worth of equipment, and he wanted 
employers to work and co-operate with them. They were 
making a point of introducing economics and social organisa- 
tion which he considered would do something to bridge the 
gulf between Capital and Labour. With regard to higher 
work, he emphasised the necessity of co-operation between 
various institutions in order to avoid overlapping and needless 
expenditure. : | | 

ч Post OrricE TELEPHONES. ` 


Following the address by Principal Cole, a short résumé of 
what the Post Office was accomplishing was given by Sir 
William Noble, who had attended a meeting of the Cardiff 
Postal Engineers during the afternoon. Sir William said the 
Post Office telegraphs were ahead of any other country in the 
world. There was no invention appertaining to telegraphy 
that did not first come to the British Post Оћсе, because the 


inventor knew that not only would the Post Office help him, 


but giye his system a trial. He considered the mail, telegraph, 
and telephone services should be controlled, by the public. 
The Post Office. had no difficulty regarding money; 
the. Treasury did not grudge anything. As to brains, 
he said that, apart from those who were in manufacturers’ 
works, all the telephone experts were in the service of the Fost 
Office; they had at present in the engineering department 
alone over 26,000 who were engaged on the telegraph and 
telephone sides of the Post Оћсе, and a good many more 
could be employed, but the Post Office was ahead of the con- 
tractors. Contractors could not supply more apparatus be- 
cause of the shortage of raw materials. Apparatus was 
unobtainable. Before the war no difficulty was experienced 
in getting from every one of the big contractors a minimum 
of three miles of 3-in. cable for trunk mains work; they 
were now very glad to get a mile of it. | | 
Following an account of the Р.О. staff's war service, Sir 
William said that last financial year the Treasury allotted three 
millions sterling for stores and apparatus, and contracts had 
been placed for underground lines and exchange equip- 
ment amounting. to .two and a half millons sterling, 
but delivery was unobtainable, due to shortage of raw 
materials. This year they were in the same position; 
inquiries had been prepared, but they dared not send them 
out. Before the war а job took а contractor six months, 
now for similar work delivery would not be guaranteed for 
twelve months. A 10,000 -üne exchange would have been 
completed in a year, the earliest delivery now was two years. 
A contractor informed him only the other day that he could 
not deal with any further tenders until next March. He could 
assure them it was no fault of the Post Office, their trouble 
was shortage of raw materials and labour.. At Cardiff orders 
for necessary eXtensions had been placed many months ago, 
but the- contractor had not even started. Plans had been 
passed for work at.Cardiff for 33 years ahead. Concerning 
automatic telephones, there was very little to choose between 
the automatic and the C. B.“ systems, when they had a 
plentiful supply of skilled operators. There was not a single 
full automatic exchange in America, but the British Post 
Office had already installed automatics at Leeds, Portsmouth, 
Newbury, Kc. The automatics had been proved in," and 
it was the intention of the Post Office to proceed with them. 
The Americans only excelled in their trunk systems, their 
local service was not any better than our own. Much of the 
success attained by America was largely due to research 
work. : Sir William, in concluding, counselled patience. 


THE AIR CONFERENCE, 1920. 


Tak Air Conference, consisting of representatives of aviation 


їп all its many branches, was held, by the courtesy of the 
Lord Mayor, in the. London Guildhall, and lasted for three 
days, from October 12th to 14th. It was organised by the 
Ministry of Air with the object of bringing together interested 
persons under such conditions that urgent problems could 
be discussed with the knowledge that resolutions of the Con- 
ference, arrived at after much discussion, would be welcomed 
by the Ministry as being of assistance to the Secretary of 
State for War and Air. The Conference was well attended; 
the Lerd Mayor welcomed the members, and Lord Montagu 
of Beaulieu, Lord Weir of Eastwood, Lord Beatty, and Lord 
Londonderry, Under Secretary of State for Air, presided in 
turn, and the audience was able to learn at first hand official 
views on the subjects under discussion. The Conference was 
widely representative, and although not of direct interest to 
our readers, some of the statements in the various papers 
that were read and discussed are worthy of consideration ; 
for instance :— ` | | 
Commander Sir Trevor Dawson, Bart., R.N., in the course 


of tis paper on “The Commercial iie өгүз Operation. 
y 


and Construction," said that postal servicés airship would 


fill the gap between cable communication and the present 
mail services. A letter -weighing an ounce could contain 
some thousands of words, and. if the cost of cabling only a 
single: word were charged for its carriage by air, the-sirship - 
transport: eompany would be handsomely remunerated. With 
regard to the danger. of passing through electrical storms, - 
information had been ‘published that the German airship © 
Bodensee had actually passed through an electrical discharge 
without other damage than the burning of the wireless aerial. 
There was no reason why airships should ever encounter the 
vielent thunderstorms and cyclones which occurred in various 
parts of the world, as such storms extend over a very small 
area, and there should be no difficulty whatever in the airship 
being able to avoid then. Means of signalling at night 
were essential, and the wireless equipment should be such as 
to enable an airship en voyage to be in constant communica- 
tion with the nearest base. | | : 

Captain: F. S. BanNwELL, Fellow of the Royal Aeronautical 
Society, in his paper on The Technieal Aspects of Service 
and Civil Aviation," said that should it be: found practicable 
to dispense. with the electrical ignition, even if only after 
" warming up," it would mean considerable increase in 
reliability. The transmission between the controls and the’ 
control surfaces was confined at present to cables running 
over pulleys and through guides. It seemed conceivable that 
some system of either hydraulic, or electrical, transmission 
might be worked out, and if such a systern could be made 
as reliable as the direct, though often tortuous, cable, it would 
probably be smoother in working, and easier to install. 'The 
logical development of the idea was the servo-motor. When 
they built really large aeroplanes it would probably be found 
the best practice to work all controls directly by servo-motors, 
the leads becoming hydraulic piping or electrical cables. 

Mr. H. WurrE-SMITH, chairman of the Society of British 
Aircraft Constructors, Ltd., in his paper on The Creation 
of Civil Aircraft in Relation to the Constructor," said that 
nearly all forced landings of machines pointed to the necessity 
of all machines being fitted with wireless telephones, together 
with directional wireless apparatus being installed at the 
terminal and intermediate aerodromes, as, in each case, had 
that been done, it should have been possible to complete the 
tlights successfully. Most of the transport companies of to-day 
were anxious to have wireless telephones fitted to their 
machines as soon as possible, but, while that was not diffi- 
cult, there still remained a certain amount of work to be done 
in perfecting the ground organisation at the foreign aero- 
dromes for the wireless telephone and the installation of 
directional wireless apparatus. The importance of having 
wireless fitted to all machines could not be over-estimated, 
although without the co-operation of an efficient inter- 
national ground organisation, it would be of little value. The 
present position cannot be considered satisfactory, and he 
pressed on the Air Ministry the importance, in the interests 
of civil aviation, of continuing to perfect the wireless ground 
organisation in this country, and also of endeavouring to 
persuade foreign Governments to take similar steps. From 
the aircraft constructor’s point of view the installation of 
wireless presented little difficulty, but he suggested that in 
future the constructor and the wireless expert should co- 
operate to ensure the correct and convenient installation of 
ull apparatus. It was possible, by the production of suitable 
instruments and the development of directional wireless, to 
make aircraft more independent of fog than other modes of 
travel. It would be entirely in the interests of commercial 
aviation if the Government could carry out a series of experi- 
ments to determine the best form of arrangements for 
lighting up aerodromes and for landing purposes at night. 
Constructors, in conjunction with the lighting experts, should 
try to perfect some means whereby aeroplanes flying by night 
would be able to carry with them apparatus whereby they 
could light up the ground underneath, and give them some 
reasonable chance of landing in safety. The apparatus so 
far produced did not by any means meet the need which, 
sooner or later, must arise. ^ 

Major-General Sir F. H. Sykes, Controller-General of Civil 
Aviation, dealt with the subject of “ Civil Aviation and Air 
Services, and said, inter alia, that the safety of air- 
craft depended largely upon their engines perhaps even 
more upon their accessories, “ignition systems for example. 
An important factor was the etlicient testing of materials, and 
the use of X-rays to reveal flaws in timber had proved 
valuable. In estinating the factors making for reliability 
they must take into consideration the importance of the 
timely issue of weather forecasts, and devices for direction 
finding " by wireless in cloudy and misty weather. À problem 
of considerable difficulty was the ground organisation for night 
flying. Aerial lighthouses had been in operation for some 
months at Biggin Hill and Croydon, another would shortly 
he located at Lympne, and a third between London and 
Folkestone. Permanent electric landing-lights and lights 
marking buildings were being installed, and experiments were 
being made in the use of a searchlight for showing up obstruc 
tions on the aerodrome, the illumination of wireless towers - 
and flood lights. Another important factor in the organisation 
of air navigation by night and in fog or mist, was the in- 
stallation of an efficient wireless direction-finding and wireless 
telephone system. The direction-finding apparatus installed 
at Crovdon enabled aircraft to correct their course at night, | 
or in thick weather. He impressed upon aviation transport 
firms the great importance in the interests of safety and 
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regularity of every commercial machine being equipped with 
wireless. А machine thus equipped with directional 
Wireless could ask for and check its bearings as often 
as necessary, An interesting instance of the value of 
Wireless telephony was аһ. дей recently when an aeroplane 
With ten passengers on board which was forced to land at 
St. Inglevert atter dark was abie to ask for landing lights 
from the air. By a combination of wire and wireless, it 
was now possible to speak from an aeroplane to an office in 
london, via Croydon, and vice versa. Wireless stations had 
also been opened at the civil aerodromes at Castle Bromwich, 
Didsbury, and Renfrew. ‘The time required for a wireless 
Inessage to pass between the sender at the London terminal 
aerodrome and the recipient at Paris had been reduced to 
un average often to twelve minutes. British proposals for the 
new International Radio-lelegraph and Telegraph Convention, 
which were being laid betore the International Conference 
At Washington, included those connected with all forms of 
communication to and from aircraft. Meteorology was largely 
dependent upon good communications, such as by wireless, 
and the communications branch of the Department of Civil 
Aviation was able to give much assistance. The introduction 
of wireless telegraphy and its wide adoption by the mercan- 
tile marines of all countries had also provided means for 
placing at the disposal of meteorologists the observations over 
the sea for use in the preparation of forecasts. "The equip- 
inent of lightships with wireless might in the future provide 
further assistance in this direction. 

Air Vice-Marshall Sir E. L. Кмлхетох, Director-General 
of Supply and Research, in a paper on The Present Position 
of Aircraft Research and Contemplated Developments," said 
they were developing two engines which were quite different 
from the normal aeronautical engine. As regarded landing 
lights. since flares could. not be put out and relit, a 
system of eiectrie lamps to be carried on the wings 
was being developed in substitution of the wing-tip flares, 
so that a pilot could. switch the lamps on and off as 
required. ‘There were two methods now under investigation 
for indicating to the pilot his exact. height above the ground 
and his position with regard to the aerodrome. The first 
made use of the sound given out by the engine. A number of 
mierophones were arranged symmetrically over a considerable 
urea. Means were provided by which a microphone only 
received the sound of the engine when the machine was pass 
sing through the cone of the atmosphere at the apex of which 
the microphone was located. The time taken by the machine 
between entering one cone and entering the next gave the 
speed over the ground, observations from a number of in- 
struments whose positions were known gave the direction of 
fight, and from the speed, the tine taken to traverse com- 
pletely а сопе and the angle of the cone which was known, 
the height could be calculated. Thus the course, the height 
above the ground, and the speed over the ground could. be 
ascertained, and sent to the pilot in the machine by wireless 
telephone or telegraph. & further development consisted in 
having the sound producer on the ground and the receiving 
apparatus in the aeroplane. A cone of sound was formed, 
directed upwards at a suitable angle, and the pilot flew down 
that cone of sound in order to reach the aerodrome. When 
electrical oscillations were set up in any етеш, the frequency 
of the oscillations. depended, inter alia, upon the electrical 
capacity of that circuit. [n the Proximeter " two conduct- 
ing surfaces Were fixed on the under sides of the planes and 
had a capacity effect between them. When a third conductor, 
such as the sea or wet earth was brought near to them, their 
mutual capacity eflect was altered. Consequently the frequency 
af the oscillations in the aeroplane circuits would be altered 
and the amount of alteration would depend on the distance 
between the aeroplane and the third conductor (wet earth or 
sea). A small damp in series with an independent circuit 
could, by suitable couplings, be made to glow whenever the 
natural frequency of that circuit was in tune with the one 
mentioned above. By arranging а series of such lamps and 
independent circuits, each of which varied slightly in fre- 
quency, it should. be possible to get each one successively in 
tune with the original circuit and consequently to get each 
lamp in succession. to glow as the machine approached the 
earth. Protection. against fire due to sparks from magnetos 
Was being sought by making them fireproof, and the problem 
had been under investigation at the National Physical Labora- 
torv and the Roval Aircraft Establishment for some months. 
Mechanical means of starting aero-engines were being de- 
veloped. A starter which was no part of the machine, but of 
the aerodrome equipment, could now be provided, and two 
patterns had been tried suecesstully.. The design of a starting 
eppiratus within permissible weights: which formed. part. of 
the aeroplane or engine Was а matter of much greater. diti- 
culty. Various methods of charging the evlinders and firing 
them by means of an auxiliary magneto had been tried 
Without complete success. An auxiliary. engine for the pur- 
pose was being tried which showed considerable promise of 
success. The total weight of the apparatus was approximately 


40 lb. 


— 


New Research Association.—4A licence has been issued 
hy the Board of Trade to the British Motor Cycle and Cycle car 
Research Association, which may be approached through Major 
H. R. Watling, '" The Towers,“ Warwick Road, Coventry. 


TURKEY: AN UNDEVELOPED MARKET. 


FoR the electrical manufacturer, the development of trade 
with Turkey lies in the fairly distant future rather than in 
any near prospect. It is, however, satisfactory to learn 
from the report of H.M. Commercial Secretary at Constan- 
tinople that Britain's conimerce stands high, and can hold its 
place despite the disadvantages resulting from her, geographi- 
cal position, from which, amongst her competitors, the United 
States and Japan alone are likely to suffer. These latter 
countries are two which offer very active competition in the 
world's markets, in. electrical lines. 


Electricity was scarcely used. in. Turkey 


Use of during the reign of Abdul Hamid, who, 
Electricity. it is said, thought that dynamo and dyna- 


mite were identical. Private installations 
for electric lighting were not unknown in Constantinople 
during the latter years of his rule, but it was impossible to 
secure any concession for producing electricity for public use. 
After the revolution of 1903, however, the tramways were 
bought up by a German combination, called the Union Otto- 
mane, Société pour Entreprises Electriques en Orient, domi- 
ciled at Zurich, and working through the Deutsche Orient 
Bank. This combination, which is somewhat similar in ^ 
character, and probably in composition, to the Banque de 
Chemins de fer Orientaux, obtained authority to construct 
many new lines, to run tramways over the new bridge be- 
tween Galata and Stamboul, and to work the system by | 
electricity. Subsequently it secured concessions to supply the 
whole of Constantinople with electric light and power, though 
it was not till the spring of 1914 that its efforts were finally 
successful. The total value of these various concessions is, 
of course, very great. 

The following are the companies forming the group known 
as the Socisté TFinancière de Transports et d'Entreprises 
Industrielles; Les Tramways de Constantinople; La Société 
Ottomane d'Electricité ; La Société du Tunnel (funiculaire) ; 
l.4 Société du Métropolitain (this company has not yet com- 
menced working). 

The company is entirely Belgian, and has been established 
in Brussels for the last 15 years. The trust is under the 
inanagement of Mr. Daniel Heineman, an engineer, of North 
American birth and nationality, two Belgian directors, and 
one American director, and all the rest of the staff is Belgian. 

The capital invested in the various enterprises of the trust 
represents nearly 1,000,000,000 fr. When this company de- 
cided to take up the various concessions in Constantinople 
these were under separate management. 

The question arising of electrifving the tramways and creat- 
ing an electric plant, all the different concerns were grouped 
together under one concession, which created. the Société 
Belge des Tramways et Electricit? de Constantinople, a com- 
pany which holds the largest amount of shares in each of 
the sub-societies. The subscribers to the Belgian company are 
international, and the following gives an idea of the share 
subseribed by the various nationalities :— 


Fr. 

German 25 000,000 
French 25,000,000 
Belgian 13,000,000 
SWISS | 6,000,000) 
I lungarian Э = s 9.000.000 
Group Giros Louchear, Paris 9.000,00 

99.600,00 


The Constantinople publie. holds shares amounting to 
19,000,000 fr. of an issue made during the war in Constan- 
tinople. 

All the material for the tramways, such as rails and aerial 
lines, came from Belgium, cars from Germany and Belgium, 
cables from France. The material of the Société d'Elec- 
tricité ”” was furnished by the firm of Ganz, Budapest, the 
engines, transformers, and cable system by G. Loucheur, 
Paris. 

There is nothing to be done in selling electrical material 
until the Conference definitely decides the fate of Turkey, 
as, although most of the towns in the interior Want to carry 
out electrical installations, the necessary financial arrange- 
ments cannot be made. A large quantity of electrical fittings, 
K., of Italian and German manufacture, have come оп the 
market. 

Ах far as machinery generally is conceraed, there is a bie 
demand for all kinds of wool-working machines and agricul- 
tural machines, but deliveries from: the United Kingdom are 
very. unsatisfactory, 

It may be mentioned that a very strong 
American combination with a capital of five 
milion dollars. commenced operations. in 
Constantinople during the summer. send- 
ing at mtervals boats fron Amertca with their. goods; and on 
their. boats ‘meteor lorries to deliver the goods to their cus- 
tomers.” 

It must be borne in mind that. although. for the time 
being Germany and Austria are not in a position to trade, 
before the war they had almost captured the market in metals 
and some few other articles, and in the near future are almos 
sure to make the same attempt again. i 


Meeting 
Competition. 
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It has been found that the British manufacturer places һип- 
self at a disadvantage by quoting in most cases f.o.b. United 
Kingdom port. The advantage to all communities of c.i.f. 
over f.o.b. prices is apparent, the more so in places like 
Turkey, with a big native population, where, through fierce 
competition among native dealers, the margin of profit in 
normal times can only be narrow. 

German firms especially were greatly assisted by the large 
information offices, which were in a position to furnish detailed 
reports on the standing of every possible purchaser of their 
goods, thereby checking their representative's report, and 
avoiding dealings with all dubious customers. This facility 
is now available for United Kingdom traders by applying 
to the Comercial Secretary attached to the High Commis- 
sion at Constantinople. 

There is a British Chamber of Commerce at Constantinople, 
one at Smyrna, and in addition there are French, American, 
Greek, and Turkish Chambers of Commerce. Public exchanges 
are unknown. 

British traders are urged to exercise great care in arranging 
their representation in the Turkish market, and in entering 
into business with firms or individuals whose credit has not 
been properly certified and proved. The above-mentioned 
organisations can be of assistance in this respect. 

Out of 22 industrial establishments ex- 
isting in Turkey, 249 installations are 
worked by power furnished by «steam en- 
gines. Petrol and benzine engines are 
secondary, Only in Constantinople are electric power plants 
found. Native coal is used for combustion. 

The personnel of the factories totalled up to 16,975 work- 
men in 1913, but owing to the war there were only 14,060 in 
1915. No new industries have been commenced since the 
Armistice. 

About one-half the manufacturing enterprises of the country 
are carried on in the neighbourhood of Constantinople, thus 
showing that the capital ranks first as the industrial centre 
of the Ottoman Empire with regard to the number of work- 
men employed and value of production. The Smyrna area 
. comes next with 59 factories, then Brousso with 46. 

With regard to fuel supply, Turkey during the war received 
a regular supply of coal from Germany. In addition, the 
Turkish Heraclea coal field had been under military supervi- 
sion and forced labour employed there. This labour is now 
dispersed. An AHied Coal Commission was formed to cope 
with the shortage, and reported various needs as follows :— 

Anatolian Railway. with a consumption of 300 tons daily, 
Oriental Railway, with a consumption of 100 tons daily, elec- 
tric light works with a consumption of 150 tons daily, water 
supply, mills, &c. 

An inspecting officer was sent out to the Heraclea coal field 
and reported that the then actual output was barely 150 tons 
per day. but with proper organisation and a sufficient supply 
of labour the output should meet full requirements by the 
end of January. This view turned out, however, to be 
optimistic. 

[t was insisted that the Turkish Government should. take 
definite and urgent action in supplying labonr, and during the 
month of january the Heraclea mines succeeding in pro- 
ducing 300 tons daily, which in February increased to 600, 
and later to 2,00) tons daily (at T.30 per ton). 

Urgent efforts are being made to increase the output of the 
Avasma lignite mine situated some two hours only from 
Constantinople. The difficulty up to the present has been 
the question of labour. Recently 200 Chinese have been 
imported, and it is hoped when this mine reaches its full 
output there will be a marked improvement in the fuel situa- 
tion in Constantinople. 


Industry 
апа Fuel. 


CORRESPONDENCE, 


Letters received by us after Б P.M. ON TUESDAY cannot appear until 
the following week, Correspondents should forward their communi- 
cations at the earliest possible moment. No letter can be published 
unless we have the writer's name and address in our possession, 


Road Transport. 


In reply to the letter appearing in your issue of the 15th 
inst. from the Hon. Secretary, Institute of Transport, it 
appears that my previous letter has been incorrectly read by 
Mr. Н. S. Blair, as I distinctly referred to those who have 
consented to become members of the Council." and said that 
with the exception of Sir H. P. Mavbury, I fail to find in 
the list the names of any who are acquainted with modern 


road work.” Tractor. 
October 36th, 1990. 


Cost of Living in India. 


In your issue of March 26th last. there appeared a very 
interesting letter оп the above subject from West India." 
At the time I read it I had no idea of going to India, but now 
I am offered an appointment in Bombay, and if апу of your 
readers can furnish any further particulars on this &ubject, I 
am sure they would be of verv general interest and assistance. 

In my case, Т am a married man, and owing to the housing 
question, which appears to be worse in Dombay than in 


England, I shall not be able to take my wife out for twelve 
months. Incidentally, I could not afford to pay her passage 
out at present, and therefore I must keep myself in India, 
my wife at home, and also a boy at school. 

One does not wish to go to India unless one can put some- 
thing by, which should be fairly substantial, and if any of 
your readers can say what, under these circumstances, an 
average salary should be, allowing for reasonable comfort 
and entertainment, which I believe is essential in India, I 
should feel very much obliged. 

May I put it this way: If £600 per annum will meet one's 
ED this country, what should one expect to receive in 
ndia 

Then, is it usual for the employer to make an allowance 
towards cost of outfit; if so, how much? : 

What are the usual terms of agreement for a five-years' 
appointment? Is it customary to allow six months’ leave at 
the e of the agreement, with pay, whether returning 
or not. 

hr is the customary procedure in the event of prolonged 
illness? 

What clubs should one join, and what, approximately, аге 
the subscriptions? 

Is it usual to have any clause in an agreement for five years, 
whereby the appointment may be terminated at an earlier 


date? M. I. E. E. 
October 87th, 1990. 


[A note on p. 117 of our January 23rd, 1920, issue, und 
letters in our Correspondence " columns, p. 414, September 
wth, 1919; p. 415, March 26th; p. 618, May 14th; p. 107, 
July 98га; p. 172, August 6th, 1920, will furnish. information 
on the above subject.—Evs. Erec. Rev.] 


Mechanical Details of D.C. Armature Construction. 


Referring to the article you publish this week by London 
l'oreman," I cannot imagine a firm to-day which could afford 
to adopt the suggestions or methods which he expounds, and 
run a profitable business. 

I have been on every class of work from small machines 
up to А.С. and о.б. turbines; also Admiralty work such as 
submarine main motors and battleship generators, and even 
these do not depart frorn the straight bored spider, which is 
only in special cases made of cast steel, in place of cast iron. 
The flanges forged solid with the shaft suggestion takes us 
back to the duys when Mr. Elwell Barker commenced business. 

The slack fitting spider which is so humorously supposed to 
be the cause of all trouble and expense, has no connection 
with the foreman, but with his book, returns of wasters.” 
The use or rejection is decided to-day only by the inspector, 
and he only is responsible. 

Perhaps London Foreman " may find the following in- 
teresting books worth looking at now and ayain: '' Armature 
Construction, Electric Motors," by H. M. Hobart; Dynamo 
Design, by G. Rupp: Design and Specification of Dynamos.“ 
by Miles Walker; '' Comimutator Construction," by R. Living- 


stone. | W. S. Daniels. 
L, October 26th, 190. 


Power Factor. 


I expect you feel that the discussion on power factor has 
continued long enough, but Mr. C. Turnbull’s article in your 
current issue leaves me no course but again to enter the 
field. Whilst carefully setting out my oversight, which I 
admitted and corrected without ussistance or criticism to call 
у attention to it (my letter was written and dated Septem- 
ber 19th, and would have appeared the same week as М 
Turnbull's reply but for pressure on your space), he carefully 
does not admit the oversight he made, which I criticised. but ` 
covers it by quoting the true state of affairs from Dr. Thomp- 
son's valued works. as if that were his statement all along: 

Then he goes on to state: If the periodicity were reduced 
to one per two minutes... on nearly wattless load. we 
would see that it was running on load for one minute, whilst 
during the next minute the current would be surging back 
and motoring the generator." Again the same error as the 
one [ criticised. The earlier part of the article is the proof. 
When the current is surging back for the second minute 
there will be power from the generator for 4 minute and 
power back motoring for 1 minute, partial periods IV and I 
being equal, for wattless or ‘* quadrature " current, to 
use my suggested term. The power does not follow the 
current, but follows the rate of change of the current which 
in turn causes the alternating magnetic flux. 

I believe I could explain to any hard-beaded business man 
how this alternating power, in maintaining his alternating 
magnets, causes electrical friction ° losses in the circuits 
and necessitates larger plant to all concerned, without anv 
analogies, and I shall never use the banker's analogy, because 
it is not a true one. In one case the supply company charges 
the consumer for allowing current to come to his motors and 
be returned, whilst in the other the banker who receives and 
returns the '' wattless " money charges the money supplier. 
As Mr. Dorey aptly quoted—'' when they are good they are 
very, very good, &c. Chas. H. Harvey, B.Sc. Lond. 

Ponders End. 

October 31st, 1920. 
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. MiDDLESBROCGH. TRAMWAY ARBITRATION. 
MR. Justice Rowrarr, in tho King's Bench Division, on 
October With, had before him а special case stated on an 
arbitration between the Imperial Tramways Co., Ltd., and 
the Corporations of Middlesbrough, Thornley, and Stockton- 
on-Tees, relating to the purchase by the three boroughs, named 
of the tramway undertaking in their area. 

Counsel for the Tramways Co. announced that the Согроѓа- 
tions had decided not to contest the award of the arbitrator 
as to the amount payable for the acquisition of the tramway 
undertakings. 

Mr. Eustace Низ, K.C., for the Corporations, assented 


to the statement, and his lordship made an order confirming 
the award, and giving costs to the Tramways Co. 


OLDHAM TRAMWAY ARBITRATION. 


Mr. Justice RowraTT, in the King’s Bench Division, on 
October 27th, had before him for decision a special case 
arising out of an arbitration relating to the compulsory 
purchase by the Ashton-under-Lyne and Hyde Corporations 
and the Audenshaw and Denton Urban Councils of the 
tramway undertaking of the Oldham, Ashton & Hyde Electric 
Tramway, Ltd. 

Mr. Knox, K.C., for the municipal authorities, said the 
points raised by special case were what items in calculating 
the cost of the tramways were subject to depreciation. The 
arbitrator found with regard to certain iteins that no deprecia- 
tion ought to be made in calculating the purchase price. 
‘the Corporations concerned contended that these items should 
be reduced by allowances for depreciation. The first item was 
engineering. The arbitrator had found in favour of local 
authorities on that item that allowance should be made for 
depreciation. With regard to other items for preliminary 
expenses, cost of raising capital, interest on capital during 
construction, and cost of temporarily removing part of the 
tramway owing to alterations to Guide Bridge, the arbitrator 
made no allowance for depreciation. The arbitrator had 
.awarded £142,174 as the value of the tramway undertaking 
on May Ist, 1918. taking into account depreciation, but, said 
counsel, no depreciation wus allowed in respect of the items 
he had mentioned, and in respect of these items the local 
authorities contended that either nothing should be allowed 
in the purchase price, or if it was allowed, it should be 
subJect to depreciation as part of the tramway ав a structure. 

Mr. Cobe, K.C., for the Tramway Co., argued that 
whether depreciation should be taken into account or not 
in respect of the items challenged was a question of fact 
entirely at the discretion of the arbitrator, and the Court 
ought not to interfere with his findings. 

Mr. Justice ROWLATY, in giving judgment, said the proper 
method of arriving at the purchase price of the tramway was 
to take the cost of the undertaking as a profitable concern 
. subject to depreciation. In his opinion the arbitrator was 
justified in making allowance for preliminary expenses. Cost 
of raising? capital was an item which could not be allowed, 
but interest on capital during construction was part of the 
cost of the trainway, and the arbitrator had rightly made 
allowance for that item. He could not вее that the expense 
of altering Guide Bridge was part of the expense of con- 
structing the tramway; therefore, the arbitrator was not 
right in making allowance for that item. His lordship sup- 
ported the arbitrator's view that the round figure he took 
for preliminary expenses was a non-depreciable article, and 
nothing should be deducted for depreciation. Interest on 
capital was depreciable with the capital on which it was 
interest, part of which was depreciable and part non-depre- 
Mable. The award must, therefore, go back to the arbitrator 

for analysis and adjustment. of that item. There would be 
no order as to costs. | 


DAMAGES AWARDED AGAINST NEWCASTLE CORPORATION. 


Ат Newcastle-on-Tyne County Court, on November Ist, the 
Vnder-Sheriff (Mr. J. H. Youll) sat with a jury to assess 
damages m an action arising out of a = tramear accident, 
brought by Mr. James William Dobson, carrier, of Seaton 
Delaval, and his wife, against the City Corporation.. The 
hability of the defendants had been admitted. and the case 
had been remitted топ. the High Court for the assessment 
' of damages. 

Mr. E. MEYNELL, бї the plaintiffs, ваза "Dobson was, at 
6 p m. on January Sth last, proceeding to Seaton Delaval with 
two carts. and was walking on the left-hand side of the 
second cart: Mrs. Dobson was on the right-hand side. When 
a short distance from the city, Mrs. Dobson saw a tramear 
approaching behind, and shouted, but before the carts could 


get clear, the car ran into the back of the second cart.: Mr. 
Dobson received a compound fracture of the right arm and 
a scalp wound. Mrs. Dobson was suffering from shock. The 
claim was for personal injuries, wages for a man who had to 
be engaged during Mr. Dobson's disablement; for the upkoep 
of a horse till it died, the value of the horse, ќе. z 

Mr. H. S. MUNDAHL, for the Corporation, said it was willing 
to give the Dobsons reasonable compensation, but he asked 
(he jury not to treat it as a windfall for Dobson. 

Mr. DossoN gave evidence about various payments. He said 
he had now-a motor car, but his nerves were во bad he 
could not drive it in the busy thoroughfares of the city. - 

Mr. Cottixewoop STEWART, consulting surgeon, said there 
was now nothing in Dobson's condition to interfere with his 
working ability. 

'Гһе jury assessed damages for personal injuries to Mr. 
Dobson at £200, and to Mrs. Dobson at es other dons 
brought. the total to £471. - 


CARMARTHEN ELECTRICITY SUPPLY. 


ON November lst, the King's Bench Divisional Court, con- 
sisting of Justices Rowlatt and McCardie, heard the appeal 
of the Carmarthen Electric Supply Co., Ltd., from & decision 
of the County Court Judge at Carmarthen given in favour of 
Mr. H. W. Thomas, of Queen Street, Carmarthen, against 
whom an action had been brought by the company in respect 
of the supply of electricity. 

Mr. CLAYTON, K.C., for the company, said the amount -in 
dispute was extremely small, but the matter was one of 
very great importance, because it related to the cost of the 
supply of electric light to the borough of Carmarthen, and 
whether a particular order regarding the increase in the cost 
owing to the war was effective or not. The defendant was 
charged for the quarter between September 29th and Decem- 
ber 25th, 1919, for 129 units at the rate of 9d. per unit, 
£4 16s. 9d. Не paid at the rate of 7d. per unit—£3 15s. 3d., 
and it Was for the balance that he was sued.. The County 
Court Judge held that the company, whieh was the penne 
authority tor the borough of Carmarthen, was not -entitle 
to charge at the rate of 9d. without the consent of the Car- 
marthen Corporation, and that that consent had not been 
given. To that there were tbree answers. First, that the 
consent had in fact been given. Secondly, that the consent 
was wholly unnecessary, because this was not an agreement 
that related to the lighting of public streets, and consent 
was only required under the original terms of payment, and 
did not apply to these emergency powers that were given 
by the statute passed owing to the extra expenses of manu- 
facture caused by the war. . Thirdly, that any agreement to 
which consent was required was an agreement between the 
plaintiff company and the Corporation, and as the defendant 
was not a party to the agreement, he had no right either to 
enforce it or take advantage of it. The Judge held that 
he was in substance a party because he was a burgess, but 
if that were so it would mean that any burgess could sue 
upon any contract entered into by. the Corporation. 

Mr. Justice McCarpie: And he would have the privilege 
of being sued. 

Mr. R. C. VAUGHAN, for the. respondent, contended that the 
company had no right to raise the charge above 7d. per 
unit, which was the limit fixed in its agreement with the 
Corporation, unless a fresh agreement was entered into. 

Mr. Justice RowraTT said he could not see the slightest 
answer to the company's demand. 

Mr. Justice MCCARDIE agreed. The appeal was accordingly 
allowed, and judgment entered for the plaintiff company with 
costs. 
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CLAIM FOR COMMISSION. 


AT Lambeth County Court, before Deputy Judge Hodges, on 
Friday last, Braithwaite C. Rayner, engineer, of 9, Regent 
Street, London, brought an action against the Telegraph 
Condenser. Co., Ltd., of Vauxhall Street, Kennington, to 
recover £100, one month's proportion of commission on the 
sale of electric sparking plug testers. 

Plaintiff stated that he entered into an agreement to sell 
the plug testers on a commission of one shilling for every one 
sold. By mutual arrangement he devoted the whole of his 
time to this, guaranteeing a sale of 20.000 in the first year. 
He started seling them on October 18th. last vear, and 
received in commission £875. He stopped selling in March, 
when there was some dispute as to the amount of commission 
due to hun. He prepared 8 return showing that £767 was 
still due, and he had an interview with Mr. Dearlow, manag- 
ing director, and Mr. Cole, the manager. As a result they 
agreed to accept his figures as to £767 being due to him. 
апа he then received & cheque for £150 on account. The 
balance was to be paid £100 4 month. In May. June, and 
July he received £100, but not in August, and it was the 


4100 due to him in August that he was now suing for: He 


produced correspondence in which defendants agreed {о pay 
him as stated. 

Deputv Judge Honors said the letters showed that the 
commission was due to the plaintiff. and that defendants 
agreed to pay itgat the rate of £100 a month. He gave 
judgment for plaintiff for £100. claimed, with costs. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest, 


^ 


An Electrically Distauce-Coutrolled Searchlight. 


Fig. 1 shows an electrically distance-controlled searchlight, 
of which the Lonpon ELECTRIC Firm, Brighton Road, Croy- 
don, has made considerable numbers lately. This machine is 
of very strong construction, being made generally on the 
lines of this firm's 24-in. naval projector, the candle power 
at the arc with normal current being 25,000. 

A patent combined automatic and hand feed lamp is fitted, 
which enables the change-over to be made without interfering 
with the light. A separate controller is employed, and the 
machine is provided with separate motors for operating each 


A New Siren. 


A siren with a reverberating note similar in tone to the 
fog signals familiar to British shipping is the '' City siren. 
It is constructed upon the same principle as the larger fog 
and harbour signal, and has a wide field of application in 
aerodromes, docks, factories, shipyards, &c., as a time signal. 
und fire alarin. | 

It consists of, a cast aluminium fan mounted on the spindle 
of a vertical motor running at a speed of approximately 
2,000 R. P. . This fan draws in air vertically and expels it 
horizontally through specially designed ports. The weather- 


Fig. 1.—-DISTANCE-CONTROLLED SEARCHLIGHT. 


motion, both being fitted within the base, and with the 
exception of the elevating quadrant and pinion, all the gearing 
is totally enclosed. Local hand control is provided with both 
geared and free movements for tilting and training. 

The construction of the searchlight generally is of sheet 
steel, with cast steel supports and gun-inetal fittings. although 
when specially called for the ventilators are made of copper, 
with gun-metal turntables, &c. In all cases the turntables 
are fitted with ball bearings. 


The A. and A.” Electric Radiator. 


А successful attempt to depart froin the usual standard“ 
lines of electric heaters has been made recently by the A. & A. 
ELECTRICAL Co., ID., 13, Farringdon Road, E. C. I. The 
“ А. and A." electric radiator (fig. 3) is designed with excellent 
taste, and can be placed in the centre of a room without de- 
tracting from the room’s appearance. It is very light in con- 
struction, the frame being of aluminium and the case of light 
sheet metal. Owing to this, less heat is expended in raising 
the temperature of the apparatus itself. The elements, which 
have a range of from 250 to 750 watts each, are of nickel-chro- 
mium wire spirals carried in silica tubes. Being inserted in 
clips they are easily removable or replaced. The radiators are 
constructed with either two or four bars. The four-bar type 
has two bars controlled by a switch on the radiator and two 
by the wall plug switch. thus complying with the standard 
regulations. Very strong hot air currents are set up by this 
heater, as we had an opportunity of testing. The radiator is 
finished in six separate stvles Бу a special process—oxidised 
silver, bronze vert, old gold, dull copper, dull gold copper, and 
dull copper bronze. 
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Fra; 3.— THE A. AND A." Errcernic RADIATOR. 


proof case in which the whole is mounted is fitted with a 
skirt so shaped as to distribute the sound waves towards all 
115 of the compass as will be seen from the illustration 

fig. 2). 

The motor shaft is mounted upon a ball thrust bearing. 
and constitutes the only working part. The whole siren is 
of robust construction, and entirely suitable as a piece of ap- 
paratus that gets a minimum of attention. It is made for 
110 or 220 volts, А.С. or D.C., 43-H.r.—1-mile type. 4-H.r.—2-mile 
type: by the Ciry ELECTRICAL Co., I, Emerald Street, London, 
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NEW PATENTS APPLIED FOR, 1920. 


(NOT YET PUBLISHED.) 


lled expressly for this journal by Messrs. Serton-Jongs, O'DsLL AND 
TEPHENS, Chartered Patent Agente, 285, High Holborn, London, М.С. 1. 


29,331. '' Brush holders of dynamos and motors." А. H. Avory, G. Kent, 
Lid., and D. R. Pistor. October. 18th. 


29.335. Automatic telephone systems." Automatic Telephone Manufac- 
turing Co., R. Mercer, and P. Webster. October 18th. 


29.372. Dynamo electric generators for lighting cycles, &c.“ J. K. 
Middleton and W. Williams & Co. October 18th. 

29,380). '* Electrical apparatus.” E. L. W. Byrne. October. 1МЇһ, 

29,381. '' Apparatus for receiving and reproducing sound." A. F. К. 
Cotton and E. W. C. Russell. October 18th. | 

29,383. Electric indicator boards, &e."" E. G. Eriksson and K. G. Jonas- 
son. October 18th. 

29, 407. Thermally actuated switches." l'. W. Baker. October 18th. 
29.416. Manufacture of regenerated electric incandescent lamps.” FF. 
Voglhut. October 18th. (Germany, October 17th, 1919.) 


29,436. '' Portable electric lamps." G. Oldham and J. Обл. Or tober 
18th. 


2346]. '* Portable electric lamps.“ W. II. Shannon. October Ph. 

2. 273. Electrical fittings.” FL F. Smith. Ovtober ИНЬ, 

29,479. “ Telephone switch separators.” Dictograph Products Corporation 
and E. W. Pattison (Dictograph Products Corporation) October Igth. 
29.4998, "Combined telephone ear-tubes and eir-caps." R. L. 
and Telephone Manufacturing Co. October. Lih, 

29,515. Means for generating high-frequency electrice oscillations." P. P, 
Eckersley and H. J. Round. October 19th. 

29.527. Wall electrical plugs." AL Ten Bosch, October 9th. (Holland, 
Jul; 23rd, 1919.) 

29,529. Electric locomotive cranes’ P. X. II. Mossay, Моху & Co., 
and Ransomes, Sims & Jefferies, October Iih. 

29.50. Device for testing electric ignition of internal combustion engines.” 
V. Е. M, Oliver. October ДЗ. 

29.540. Manufacture of stator and rotor. Laminations for dynamo-clectric 
machines." J. Maina and Р. H. Pilatus. October 19th. 

29,562. ‘ Electrically operated horns." XI. l'. I.. . mar. October 
]?th. 

29.564. “Automatic timing switch for motor cars.” 
J. Wilkinson. October 19th. 

29.600. Mechanism for providing feed holes to paper. tape of telegraph 
perforating instruments." А. S. Wilmot. October 20ih. 

25608. Electric pocket. lamps.“ C. 
Akt-.Ges. October 20th. 

29.639. Search lights, &c." E. Bennett and Sir C. A. Parsons. October 
20th. 

29.640. Manufacture of electric furnaces and ovens," A. Selvatico. 
October 20th. 

39,646. '' Relay transmitters." — Sperry Gyroscope Co. 
(United States, October 20th, 1919.) 

29,6049/50. '' Hydroelectric apparatus." M. 
29,058. '' Electrical resistances.““ C. 


Ш 


Muray 


A. G. Cramp and 


Boltshauser and Cosmophos-Werke 


Octuber 2UIh. 


October 20th. 
Oliver. October 20th. 
20,668. “Interrupting devices for electric eiicuits.""— Metropelitan-Vickers 
‘lectrical Co. October 20th. (United States, November Gth, 1919.) 
29,701. '' Method of utilising peat or turf for heating and fer generating 
steam, electricity, or gas. J. Worthington. October 2lst. 
‚ 29,703. “ Electrical switches and fuses." Маа! bBlectrical Manufactur- 
ing Co. and H. E. Sutherland. October 21м. | 
29,707. Telephone systems.” 
and J. Savin, October 21st. 
29,73]. '' Measured service telephone Steins.“ Automatic Telephone 
Manufacturing Co. October 21st. (United. States, December lth, 1919.) 
29,733. '' Terminals for electrical coils." II. J. Pelstead. October. List. 
29.738. '' Emergency brake mechanism for tramears, ќе. G. E. Goldspink. 
October. 21st. 
29.780. Electric furnaces.’ E. I.. Singe. October 2st, (United States, 
October. 21st, 1919.) 
29,7N3. '' Secondary cell containers." l. P. Fletcher. October. 21st. 


29,841]. “Distributors for high-tension ignition apparatus." E. A. Watson, 
October 31м. 

29.844. Electric switches.“ G. Oldh un, J. 
October 21м. 


29,851. *' Plug and socket-like connectors lor flexible. electric leads.” A. T. 
Padmore. October 22nd. 
29.852. ‘ Electric heaters for kettles, &.“ . T. Padmore. October 22nd. 


24856. '' Controllers for electric vehicles. Wo Rogers and. Wingrove and 
Rogers. October Xud. 


29.861. Sparking 
August 14th.) 
29,878. “Switch levers for railways, tiamenrs, Meo OAL Cameron. October 
22nd. 
aa „parking plugs.” O. Meissner. October Wod. (Germany, June 
th.). 
29.901. *'' Electric water-heater. J. F. Barr. October 22nd. 
29,903. ''*parking plugs." A. W. 
20,929, „ Rovliosgoniometry.” 


ээп. 


Payne. 


Automatic Telephone Manufacturing Co. 


Oldham, and O. Oldham. 


plugs.” Beru-Werk. October 22nd. (Germany, 


Armstrong. October Mnd. 


II. Abraham and M. Philippson. — October 


29.931. '* High power conductors. for transmission of high-frequency oscilla- 
tions for telegraphy and telephony." Ges. fur Drahtlose Telegraphie, October 
22nd. (Germany, December Ist, 1919.) 
29.951. '' Automatic switching: apparatus." Landis and Gvr-Akt.-Ges. Octo- 
ber 22nd. (Switzerland, October 24th, 1919.) | 

29,952. ''Sparking plugs.“ C. Chollet and G. Lepa O 

{ Sp: і : . Lepape. ctober 22nd. 

(France, October 22nd, 1919.) LA 
29,957. ''Sending devices for radio-telographic stations.” P. J. Laut. 
October 22nd. (France, October 237d, 1919.) 
290.962. Cooling electrical machines.“ 
Selvey. October 22nd. 

E “Self-contained electric time pieces, $c." M. J. Browne. October 
23rd.. 

30,002. '' Drop electric lamps.” H. E. 
237d. 

30.024. Electric hosting apparatus.“ E. J. V. 
Kluijtmans. October 23d. ; 

30.025. ''Switehes, relays, contactors, &c." R. Amberton. October 28rd. 


30,028. s Meins for protecting alternating electric current 
apparatus." II. Pearce; October 23rd. 


30,042, ** Method of producing electricity," W, J. Robinson. October 23rd, 


%. % . Switches for electric installations.“ A. Graf. 
(Germany, January 26th.) 


L. К. Morshead and W. М. 


Hadwen and H. Willis. October 
Earle and J. J. J. M. 


systems and 


October 23rd. 


Akt.-Ges, July Anh, 1918. (146,253.) 


! PUBLISHED SPECIFICATIONS. 


The numbers in parentheses асе those under which the specifications will he 
printed and abrilged, and all subsequent proceedings will be taken. 


1914. 
21.226. Sparking plug." Jarvis & Ryder. October 20th, 1914. 
1918. 
11.125. Electrical torpedo nets? A. Hedina. March 6th, 1918. (151.858. 


1919. 

K573. “ Insulated electrical conductors." British Thomson-Houston Co. 
(General Electric Co.). April 4th, 1919. 151.667.) 

14.559. Electric. batteries.“ R. C. Houston. 
1151.680.) 

14,858. ''Sealing-in machines for electric lamp bulbs." British Thomson- 
Houston Co. (General Electric Co.). June 12th, 1919. (151,682.) 

15,474. ' Electromagnetic apparatus” G. C. Cummings. June 19th, 
1919. (151.690 ) 

15.755. “Electric gramophone drive," l. Myers. June 23rd, 1919. 
(151,630.) ; 

16,088. ‘Electrically heated. liquid. heaters," C. П. 
1919. (151,710) 

16.089. Elecirivall-heated. liquid heaters." C. II. 
1919. (D51.711.) 

06,091, „ Electric ovens for cooking purposes." C. Н. Lauth. June 26th, 
1919. (451.712) 

16.230. Electric incandescent lamps?" — British “Thomson-Houston Co. 
(General Electric Co.). June 27th, 1919. (151, 721.) 

16.373. Appliance. for inserting at will within certain electric circuits a 
switeh or control or other apparatus.” D. P. J. Kelly. June 30th, 1919. 
(151,723.) 

16.976. '* Coupling for electrical conduits." J. Jagger, W. Jagger, and 
W. RB. P. Jagger. July Sth, 1919. (151,745) 

17.150. '* Electrical ignition stems of. internal combustion. engines.“ G. 
А. Edwards. July 9th, 1919. (151.751.) 

17,479. Electric display sign.“ C. Treponings, July. Path, 1919. 451.79.) 

17.104. Tools lor electric riveting and spot welding.’ I. J. Shea. 
September 24th, 1918. (133,024,) 

IN. G. Electric. boiler," E. Piquerez. October. 4th, 1918. (133.290.) 

IS. WU. Кечте switches.“ E. J. Harman. and E. Le. Bas. July 2h, 
1919. (151.773) 

1K064. '* Electric heating apparatus.” Automatic Telephone. Manufacturing 
Co., €. II. Archer, and G. W. Simister. July 31st, 1919. (151,778.) 

19.906. Removable clectric fuse carriers.“ W. T. Henley's ‘Telegraph 
Works Co. and W. S. Wakefield. August. 13th, 1919. (0151, 787.) 

20. K . Multiple filament electric incandescent lampe.“ D. Lely and 
Naamlooze Vennootschap Philips’ Glocilampenfabrieken. August 25th, 1919. 
(151,902.) 

22.319. Means. for starting up svnelionous. rotary converters. and other 
electrical machines of a like character.“ — Electric Construction Co. and W. 
'Tonkinson. September llth, 1919. (151,810) 

23.55. Apparatus for actuating an electric switch or indicator. by the 


September 19th, 1919. 


Lauth. June hth, 


Lauth. June 26th, 


, 


abplication of predetermined numbers of impulscs." II. E. Angold. September 


2yth, 1919. (151.818.) 

27,433. “ Wave lengths or frequency indicators for wireless cireuits." N. 
Lea and Radio Communication Co. November 6th, 1919. 51.848.) 
32,517. Method and apparatus for duplex cable signalling" 

December 29th, 1919. (I5L871.) 
32793. C Electrodes of ebttrolytie: рах generators," I. II. Levin, Decem- 
ber Им, 1919. (151.873.) 


].. Cohen. 


1920. 

444. Electrically controlled combustion. system for ignition and barning 
liquid fuels? FE. I.. R. «Оги, January 6th, 120. (151.876.) 

a729.  Ndjustable setting lever for electric ignition devices." R. Bosch 
Akt.-Ges. Mareh 1Иһ, 1919. (140,053) 

Nd. © Electrice fuses of the enclosed type’ V. E. Joye and Pak Rosal 
Engineering Works. Mareh 24th) 1920. 151.5.) " 

К.К. '" Means for catching and removing oil from the hearings of rotary 
electric omachines.”” K. Nobuhara, March. 26th, 1920. (Lod, S04.) 

10.844. Microphone mountings.” R. I.. Williams. April 25th, 1918. 
(142,096.) 

14,509. “ONemature mounting for electromagnetice apparatus" 6. C. 
Cummings. June lh. 1919. (Divided application on 151,690.) (151,312.) 

16.188. Apparatus for directed wireless telegraphy and. telephony." E. 
Bellini. November 4th, 1916. (Additjon to 2.879, 14.) (145,049.) 

17.541, '* Diaphrizins. lor submarine signal transmitters.“ „tlas Werke 


* 


The Helium Arc.—Mr. G. M. J. Mackay, of the 


rerearch laboratory of the General Electric Co., of America, states 
in a letter to Science, that helium as a conducting medium for a 
low-voltage arc may Le of considerable utility as a convenient 
source for generating. from direct current, oscillations of 
moderately high frequency. Duetoits exceptionally low sparking 
potential arca may be readily started from a hot tungsten cathode 
by 110 volts even when the gas is at atm«spheric pressure. In fact 
it is eany to start the arc across a centimetre gap between cold 
electrodes by means of breaking a parallel circuit with a series 
reactance common to both. Perhaps a more convenient method of 
starling, however, is the heating of the filament by the source of 
supply and then a commutation of the connection to the positive 
terminal from the filament to the anode. When the proper 
inductance and capacity are connected across the arc high-frequency 
oscillations are produced which may be utilised in the usual way 
with a coupled oircuit. Hitherto, hydrogen and compounds of 
hydrogen have been used in areas to produce high frequency, and 
it is very difficult to produce oscillations by the use оё other gases 
st atmospheric pressure. Helium, however, probably due to its 
high heat conductivity, being inferior only to hydrogen in this 
respect, from the rapid rate of energy dissipation in the aro, gives 
the type of volt-ampere characteristic which is necessary for the 
production of the А.С, From a 6-ampere arc in helium at 
approximately atmospheric pressure, and with a centimetre gap, 
50 watts or more of А.С, at 1,000 cycles may readily be obtaincd. 
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RESEARCH WITH .A BIAS. 


THERE is now, and there has been for some time, а 


great deal of discussion of the attitude of the State and 


of the Nation (the terms are not synonymous) towards 


. science, and particularly towards scientific research. We 


should like to believe that the nation so fully realised 
the value of knowledge that those who administered ite 
affairs would be compelled to provide the fullest facilities 
for the gaining of knowledge, and the extending of 
its present boundaries. Yet who that has the subject 
seriously at heart can feel otherwise than discouraged 
when surveying the present situation? Big Business” 
has its own ideas of the value of research for commer- 
cial reasons; scientific men are inclined to question 
the propriety of. leaving a matter in which they rightly 
feel that they are considerably interested, entirely in the 
hands of those who will, in the first place, use the results 
obtained in their own, and not in the general interest. 

Many large commercial concerns are spending large sums 
on the equipment of research departments, and there is no 
doubt that it is a good thing that it has at last been 
realised that we cannot hope to keep abreast of other 
nations unless we are constantly on the look-out for possible 
improvements in methods of manufacture. But that is not, 
and cannot be, the whole of the story. 

* You will do well to make timely provision for an even 
greater development of scientific research. Looking round 
as we do upon а world devasteted by the ravages of war, 
amazed at what it has accomplished, appalled at what it 
has loet, and concentrated in an endeavour to substitute for 
those old roads it may no longer travel wider and better- 
planned avenues of life, we pin our faith upon the poesi- 
bilities emerging from the progressive application of science 
to the service of man.” 

These telling words were uttered by His Majesty the 
King on the occasion of his visit to the University of Edin- 
burgh, and since it is reasonable to suppose that the views 
of a constitutional monarch are not out of accord with those 
of his ministers, there would seem ground for hoping that 
official circles recognised the urgency of the situation. It 
is in the endeavour to put these views into operation that 
the disparity between word and deed becomes manifest ; 
and in this connection it may be observed that the whole 
attitude of the administrative mind as exemplified in the 
average M.P., town councillor, or official, towards educa- 
tional matters, is the reverse of satisfactory, to say the least 
of it, even after the almost life-long endeavours of under- 
standing men and women to dissipate the gloom in which 
such people surround themselves. 

We recorded a few months ago the decision of the 
Manchester Municipal College of Technology to neglect its 
unequalled facilities for post-graduate work, in which 
research must necessarily play a large part, in order to 
admit students fresh from school who could equally well be 
accommodated at any of the excellent technical schools to 
be found in smaller towns in the north of England. In 
July we read of the decision of the Council of the City and 
Guilds of London Institute to close Finsbury Technical 
College mainly for the reason that they cannot afford to 


carry it on; end this in spite of valuable research work 


carried out there during the war. Did space permit, we 
could elaborate this theme ; but for the moment we wish 
to deal with something else. 

It may be replied that the State has founded a Depart- 


ment of Scientific and Industrial Research, as long ago ав 


1915. That is quite true, and when the Department was 
created it seemed as if the President of the Board of 
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Education appreciated properly, and fully underetood, what 
was needed forsuccess. It was recognised that thequestion was 
- one in which the Universities were deeply interested, if only 
for the reason that from that source alone could be obtained 
the young men and young women competent to engage in 
research work. The money to be provided would have to be 
spent in training as well as in the research work itself, and 
therefore it would have to be spent partly in grants to the 
Universities, since, as already stated, they were to be the 
training grounds. Further, it was recognised that “а 
. great part of all research will necessarily be done in 
Universities, which are already aided by the State." More- 
over, it was provided that any discoveries made in the 
course of researches on which public money had been spent 
should be made available, under proper conditions, for the 
public advantage. Thus a new Department was created, 
and, what is more, a million sterling was provided to 
further the good work. 

How far the Department has travelled from its original 
purpose is revealed by its fifth annual report, recently 
published. It has discovered that it is no part of ita duties 
to assist the Universities ; that in spite of the increased 
and increasing cost of producing and distributing the 
Journals of scientific societies, any grant made either for 
the purpose of paying part of the cost or by way of reduced 
postal charges is on all-fours with the, coal subsidy, the 
railway subsidy, or any other of the charges with which the 
nation was oblived—or thought it was obliged—to saddle 
itself during the war. It has preferred to assist the estab- 
lishment of a number of Research Associations, in the 
interests of different industries, financing them, out of the 
million pounds already mentioned, to the extent of not less 
than pound for pound; in the case of the British Glass 
Research Association, the assistance afforded is at the rate 
of three pounds to one. 

The discoveries made by the workers engaged in research 
under the auspices of these associations remain the property 
of the associations in question, the State having no property 
rights in them, although it helps to pay for them. 
The researcher himself renounces all his personal freedom, 
and becomes a paid employé of the association, trusting 
only to “ the adoption of an enlightened and generous policy 
by the association" (we quote the Department's own 
words) for recognition. Knowing what we know of the 
reward of initiative and inventiveness on the part of those 
employed by manufacturing concerns at the present time, we 
candidly say that we do not believe that the associations 
will behave any better in this respect than the individual 
firms composing them have been in the habit of doing in 
the past. 

am means or other, then, the original and entirely 
laudable aims with which the Department was inaugurated 
have become warped in favour of the interests of commerce 
and to the prejudice of the no less important interests of 
science. The subsidisivg of trade, so unctuously objected 
to in the case of the scientific societies, becomes a virtue, 
to whose development every taxpayer must contribute, when 
great trading corporations are involved. The intervention 
of the State in this matter does not seem to have been 
attended with the happiest resulta. 

A remedy advocated by Prof. Frederick Soddy, F.R.S., in 
The Observer for September 26th, was for the Department 
of Education to resume control of the original scheme, 
leaving such reseaches as must, in the national interests, be 
kept secret, such as those on behalf of the Navy and the 
Army, to the Government departments concerned. We 
permit ourselves to doubt whether even the Department of 
Education would inevitably and invariably deal with such 
matters in a spirit of true enlightment. 

The whole question is one of exceeding difficulty, but 
there is no doubt that at present we are definitely on the 
wrong road. Much greater freedom and assistance must be 
given to the Universities and to the scientists of the 
country. We have always found it to be true tbat a real 
scientist or a real engineer will make a much better job of 
anything he is entrusted with, than a so-called“ practical 
man" or “ business man” without scientific assistance. 
And in this matter, as in others, we are inclined to pin our 
faith to the scientist and not to the commercial ** Research 
Association,” 


FOLLOWING our leaders on this subject, 
15 London and our reference to the probable long 
ectricity 

Supply Problem, delay there must be before any final 

scheme embracing all London can be 
pub into operation, we think it is not fully appreciated how 
lengthy and complicated & matter the formation of & Joint 
Electricity Authority for London must necessarily be. 

The Electricity (Supply) Act, 1919, provides for tbe con- 
stitution of such an Authority “ representative of authorised 
undertakers within the electricity district, either with or 
without the addition of representatives of the Council of 
any county situate wholly or partly within the electricity 
district, local authorities, large consumers of electricity, and 
other interests within the electricity district." Now, 
consider numerically what elements are here involved. In 
the London area as delimited provisionally by the Elec- 
tricity Commissioners, there are 40 municipal undertakings 
and 41 company undertakings. The total of local 
authorities (including the above 40) comes to about 156. 
Then there are eight County Councils: London, Middleser, 
Kent, Surrey, Hertfordshire, Bucks, Berks, Essex. Further, 
the matter is especially complicated in respect of the 
comparative interests when we consider its financial and 
political side. The London County Council has powers cf 
purchase over the 13 London companies, and therefore 
will be a preponderating element in the Authority. But 
this needs an adjustment between the L. C. C. and the 
municipal undertakings in London and the County Coun.i!s 
outside. ‘Then certain local authorities in Extra-London 
have a special interest in view of their purchasing 
rights over the companies in their areas. The large con- 
sumers (railway companies and so forth) are also an item, 
bat in view of the above larger factors, they can be ignored. 
In the past all these conflicting interests have constituted 
an insuperable obstacle to anything being achieved. 

In the Technical Report adopted by the L.C.C. in 
April, 1914, referring to а “combination of all existing 
authorities," it states: “This method may be briefly dis- 
missed. At the present time there is not sufficient 
cohesion among either the companies themselves or the 
borough councils, and still less among all the authorities in 
Greater London, to form even the nucleus of such a body. 
The unfortunate absence of agreement among the various 
undertakers militates both against their own interests and 
the electrical interests of London ав a whole." 

Whether better counsels prevail to-day we cannot say. 
The evidence up to the present indicates the reverse. The 
lust published reports of the views of the local authorities 
on the subject revealed anything but a friendly attitude 
towards the companies. Among the companies themselves 
the lack of unanimity on any concrete common measure is 
too well known for comment. Such then being the present 
position, it justifies, we think, the general misgiving that 
unless the Electricity Commissioners get some steps taken, 
one way or another, while this Joint Authority is being set 
up, the case of London will be nearly as hopeless as ever. 


lr is now many years since the big 
electrical manufacturing firms in Germany 
conceived the idea of the indirect creation 
of supply works and tramways in mcst 
countries in Europe, with the object of securing these 
undertakings as their permanent customers for machinery and 
plant. The scheme took the form of the establishment of 
combined inveetment and promotion companies in Germany 
and in Switzerland, which participated, in conjunction 
with the banks and banking firms, in the constitution of 
electricity supply and tramway companies in different 
countries. Some of the German companies raised loans in 
Swiss currency in Switzerland, with interest payable in Swiss ` 
francs, and the loans eventually redeemable in the same 
currency. The necessity for meeting the interest charges in 
this manner has recently become a source of embarrassment 
in Germany, owing to the heavy depreciation of the mark. 
On the other hand, the ramifications of interests of the 
Swiss companies have been more widely distributed over 
Europe than in the case cf the German investment com- 


The Germans and 
Swiss Investment 
Companies. 
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panies, and with the decline in the currencies of these 
countries and the entire cessation of income from Russia, 
the position of the Swiss concerns has become unfortunate, 


as the receipte from most of the countries concerned, when . 


converted into Swiss currency, only represent a small per- 
centage of what they formerly received when dividends on 
shares or interest on loans or advances were paid at the 
pre-war rates of exchange. 

We referred recently to the fact that the enormous losses 
on exchange had compelled tbe Zurich Bank for Electrical 
Undertakings to propose а scheme of financial reconstruction, 
and it is well to bear in mind that this investment company 
was formed at the instance of the Berlin A.E.G. Now the 
Swiss Electrical Industry Co. (Schweiz. Gesellschaft fur 
Elektrische Industrie), of Glarus (late Basle), which is the 
trust company for the Siemens and Halske group, and was 
constituted in 1896, is under the necessity of proceeding 
with a scheme of reorganisation also in consequence of 
losses!on exchange. The company, which has an ordinary 
share [capital of 20,000,000 fr., and loans amounting to 
60,000,000 fr., reports a loss of 43,730,000 fr., according 
to the balance-sheet prepared in October. This loss is 
covered by exchange guarantees” to the extent of 
25,490,000 fr., and is further reduced to 14,740,000 fr. by 
the absorption of the reserve funds, &c. It is now proposed 
to reorganise the company by reducing the share capital 
from 20,000,000 to 4,000,000 fr., and by the. conversion 
of the loans into cumulative preference shares of the same 
amount. 

It is understood that the German manufacturing com- 
panies concerned still have an interest in the two invest- 
ment companies in question, although the participation held 
in the Bank for Electrical Undertakings by one firm was 
curtailed a number of years ago. As, however, the big 
firms have received indirectly plenty of orders in the course 
of years from the foreign companies controlled by the 
investment companies, there is no reason for assuming that 
their interests will materially suffer from the reorganisation 
schemes now under consideration in Switzerland. 


THE City of Bath has always been a 
А Selfish Policy. jover of tradition. It is a pity that on 
the occasion which we are about to mention the city does 
not feel that a policy of generous help is more in accordance 
with its good traditions than a policy of mere obstruc- 
tionism. The case we refer to is the formation of the West 
of England Electricity Authority to cover the district which 
has been delimited by the Electricity Commissioners. In 
this area Bath will be one of the chief factors. From the 
inception of the scheme, Bath has been a dead weight. It 
seems that the Electric Lighting Committee has now 
recommended the Council not to confirm the resolutions 
at the Conference of all undertakers when it was 
decided to establish a Joint Authority. The ground for 
this is that Bath thinks it better to wait until the Elec- 
tricity Commissioners have held their local inquiry, when 
the degree of liability that Bath will have to assume may 
be more clearly defined. 

It is just as though Bath said: Form a Joint Electricity 
Authority leaving us ont. If there are any risks, let the 
other people take them—we will stand out until the scheme 
is an assured success, then we shall have no objection to 
coming in and taking a share of the advantages, but we are 
cei tainly not going to share any risks. 

Such an attitude is not only disloyal to the district, 
it is disloyal to the whole country, seeing how much 
our indastrial prosperity will depend upon the improve- 
ment of electricity supply in the country, which in its turn 
largely depends on the formation of these Authorities. The 
attitude of Bath is the more iniquitous in that it is not 
only delaying the formation of the Authority, but it is 
stopping immediate work on transmission lines which we 
understand the Ministry of Transport would be prepared to 
proceed with if the local authorities, including Bath, all 
agreed forthwith to form the joint authority. The 
transmission lines in question which are thus hung up 
have an important bearing on immediate industrial 
development. One of the areas which would be affected 


would be the Stroud Valley. Now, in the Valley there 
are at present a number of industries, and if a supply of 
electric power were available, not only could these develop 
but there would be every likelihood of encouraging 
other suitable industries to settle in the district. 
Sach plans fall in with the Reconstruction Committee’s 
proposals for the revival of industries in rural or semi-rural 
districts where ideal conditions of living are attainable. 

Again, as a subsidiary point, the immediate starting of 
any such work would help greatly in the present crisis of 
unemployment. Everything is to be gained, therefore, by 
going ahead, and it does seem that the Bath Oorporation 
should be under the severest censure for blocking the way. 
Against this attitude of obstructionism we have always, as 
а journal, raised our voice. It has been the greatest 
hindrance to the industry throughout its history, but we 
live in hope that public opinion will sooner or later make 
16 too unpopular a policy to be frequently adopted. 


Tae “Informal Meetings ” commence 
again on Monday next, when the President 
will open a discussion on *' Specialisation.” 
These meetings afford excellent, opportunities for the more 
retiring members of the Institution to practise the art of 


I. E. E. Informal 
Meetings. 


debate, without fear of unpleasant consequences, and the 


discussions are generally lively and well-sustained. It is 
to be hoped that they will be marked by good attendances 
this session ; во many members are within range in the 
London area that there ought to be no difficulty in securing 
а “full house.“ 


— 


YESTERDAY, in common with our 
ca Allies, with solemn mien but thankful 
те hearte, we celebrated the Victory over our 
enemies by paying a heartfelt tribute to the ever-glorious 
memory of the men by whose unwavering courage and 
heroic self-sacrifice that Victory was won; proud of their 
triumph over the terrors of Death—sorrowful because they 
have passed beyond our ken, to realms where our gratitude 
cannot reach them, and our debt to them can never be dis- 
charged. Faithful to the end, they did their duty. 

Is there indeed no way in which we can, in some degree, 
display our gratitude and do honour to their memory? 
Have we no duty to perform, no obligation to discharge ? 

Not all who went forth to battle found peace and rest in 
the grave ; millions came back to resume their struggle for 
a livelihocd in a land that was to be fit for heroes to live 
in,“ and alas!—with shame we say it hundreds, of 
thousands are still denied the opportunity to earn their 
daily bread. Yet their record falls short of that of those 
others whom we mourn in only one respect —that they had 
not the good fortune to fall on the field of battle. Spared 
by unkindly fate, they were thrown upon the tender mercies 
of their countrymen for whom they had fought and bled— 
and by them they were spurned. Is this the way in which 
we keep faith with those who gave their lives for us? 

Nearly 300,000 men returned from the war are un- 
employed. Of these, some 20,000 men are blinded, maimed, 
or otherwise disabled. What are we going to do about it? 

Let us all realise that the presence of these men amongst 
us affords us a Heaven-sent opportunity to pass from words 
to deeds—to honour our glorious dead in the persons of the 
glorious living. In thewords of our gallant Prince: “ Our 
debt of honour will not be fully paid until all the men who 
have come back—many of them, alas, disabled—have been 
given а proper chance of making good on their return to 
civil life." That is our great and solemn obligation ; 
there lies our duty, and there should lie our pride—to do 
to these as we would gladly do to those who fell if we were 
able. Are we to be found wanting in this simple duty, 
where they were faithful in the far greater sacrifice ? 
Never let this sin be laid to our charge. That this thing 
should have happened is our shame ; that it should continue 
were disgrace unspeakable. Let us make this our first and 


most abiding care—to see that every ex-Service man ів 


found a suitable job b2fore the month is ont. 
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A LARGE TOTALLY-ENCLOSED DYNAMO. 


THE writer proposes briefly to describe a totally-enclosed 
(gas tight) dynamo of 84-Kw. capacity, and running 
at 210 R.P.x., recently installed in the Minehead Elec- 
tricity Supply Co.'s power station. In the absence 
of any information to the contrary, it is believed that 
this is the largest output obtained from any totally- 
enclosed dynamo so far constructed in this country. 

It is well known that one of the greatest enemies of 
dynamo electric machinery is producer gas, and many 
failures of generators have been traced to its presence. 

It is practically impossible to prevent the gas being 
present, as leakage easily occurs from the engine glands, 
stuffing boxes, and in other ways. А particularly weak 
spot in the dynamo is the space behind the commutator 
risers. In addition to the dust, which in ordinary 
circumstances readily accumulates there, there is the 
effect of the gas, and the combination of the evils forms 
a means which eventually short-circuits some of the сош- 
mutator sections. Not only is the insulation of the 


mutator end of the machine a second fan B is mounted 
on the armature shaft, and supplies cooling air, which 
is forced through the dissipator in alternate airways, 
but without intermixing with the heated air. А most 
efficient and effectual means is thus provided for ab- 
stracting the heat from the machine. The transverse 
section of the machine shown in fig. 2 clearly indicates 
the arrangement of the alternate hot and cold airways. 
The rated output of the Minehead dynamo is 280/220 
volts, 300 amperes, at 210 R. P. u. 

The dynamo is of Messrs. Newtons' well-known stan- 
dard type, having magnets arranged in pairs, each 
pair being connected by a yoke of considerably less 
cross section that the main yoke, and to the smaller- 
section yoke is attached an interpole. The number of 
interpoles is, therefore, half the number of main poles, 
u type of construction which was originated eleven 
years ago by Mr. J. W. Burleigh, and was described in 
this journal at that time." 


Fros. 1 & 2.—SECTIONAL ELEVATION AND END VIEW or ToTALLY-ENCLOSED DYNAMO. 


windings very seriously lowered, but the metal parta 
suffer severely, resulting in sparking and overheating 
of the commutator, with ill effeots on the other con- 
tacts. Any practical scheme which will overcome these 
very serious drawbacks will, it is hoped, prove of in- 
terest to users and prospective users of this class of 
machinery. 

Early in 1919 additional plant was necessary at the 
Minehead power station. It was then that the writer 
decided to secure a gas-tight machine if it could be 
obtained at a reasonable price. A number of well-known 
makers were asked to tender for such a machine, but 
only one firm, Messrs. Newtons, Ltd., of Taunton, put 
forward & machine which was guaranteed to fulfil the 
conditions of the specification. The underlying prin- 
ciple of the machine supplied will readily be seen from 
figs. 1 and 2, which is now Messrs Newtons’ standard 
design for totally-enclosed machines with outputs up 
to 30 KW., full views are shown in figs. 3 and 4. The 
actual construction of the machine as built for the 
Minehead station was modified somewhat to suit the 
larger output. : 

The method of dissipating the heat is an extremely 
simple one. А fan А situated. within the machine is 
carried on the engine end of the armature shaft, and 
forces the hot air from the machine through a heat 
dissipator arranged in the form of a superstructure, 
and consisting of airways having thin metal walls ar- 
ranged to present a large cooling surface. At the com- 


. After erection on site a 6-hours' test run was made 
with the following results: — 

Time: 3.30-4.30-5.40-6.40-7.30-8.30-9.30 p.m. 

Volts : 252-248-248-246-250-270-267. 

Amps.: 300-275-280-300-300-310-310. 

Speed: 192-192-195-192-192-192-192 R. P. M. 

The measured commercial efficiency at full load was 
90.5 per cent., and at half load 88 per cent. The 
dynamo was designed to run at a speed of 210 R. P. M., 
but the engine for certain mechanical reasons was ad- 
justed to run at the above- recorded speeds. At the end 
of the 6-hours' run the temperatures were immediately 
taken, the figures being as under: Armature, 143 deg. 
F.; main field coils, 144 deg. F.; interpole coils, 150 
deg. F.; commutator, 128 deg. Ё.; the temperature rise 
being: Armature, 61 deg. F.; main field coils, 62 deg. 
F.; interpole coils, 68 deg. F.; commutator, 46 deg. Е. 
The maximum temperature rise after the 6-hours' run 
was, therefore, 68 deg. F.. against the maximum figure 
of 82 deg. F. guaranteed by the makers. The general 
characteristics of the niachine are excellent, and subse- 
quent lengthy runs, sometimes of 18 hours’ duration, 
have proved the machine to be satisfactory under all 
conditions of operation. 

Reference to the general view of the machine, fig. 5, 
will show that the fan B draws cold air from outside 
the building through an intake duct. It is not, how- 


* Exec. Rev., Nov. 26th, 1909, and Jan. 5th, 1912. 
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ever, by any means essential to provide such a cool-air 
supply for the dissipator; in fact, there would be little 
use in doing so unless there is а considerable difference 
in the air temperature between such supply and that 
within the building. The machine at Minehead was 
specified to work within a temperature rise of 82 deg. 
F. without air being supplied from the outside atmos- 
phere. As, however, the difference in the air tempera- 
ture between the inside and the outside of the Minehead 


Fias. 8 & 4.— ExrERNAL VIEWS OF THE MACHINE. 


station is in the neighbourhood of 20 or 25 deg. F., the 
writer held the view that it would pay to provide an 
intake duct, and results have fully justified his opinion. 
The comparatively slight extra expense (which was ap- 
proximately 6 per cent. of the total cost of the machine), 
in addition to the more effective ventilation of the sta- 
tion, lowers the temperature rise of the dynamo quite 
8 deg. F., and increases the overload capacity by 10 
per cent. 

There is another fairly obvious point in connection 
with the ventilation which arises when a cold-air intake 
is provided. By suitably increasing the dimensions, 
and possibly the type of fan B, a larger volume of air 
can be obtained with very 
little extra initial outlay, or 
running costs. Again, in 
the case of low-speed plant 
the outside fan could easily 
be geared to run at a much 
higher speed to increase the 
air volume. The required 
volume of cold air could | 
be passed through the heat 
dissipator, and by means of 
a suitably arranged output 
port, or ports, the addi- 
tional volume of air over 
and above that required 
for the dissipator could be 
discharged direct into the 
engine room purely for 
ventilating purposes. In the 
writer's opinion this would 
form a most attractive and 
economical ventilating 
scheme, which would be 
capable of many modifications, and would be duly 
appreciated by the station staff. | 

Dynamos operating in buildings in conjunction with 
oil and steam engines are not entirely unaffected. The 
atmosphere is often heavily charged with oil vapour 
froin the engines, while users of machines which are 
steain driven often experience trouble with the insula- 
tion where highly superheated steam is employed. Oil 
in suspension, in the form of vapour, has a marked 
deteriorating effect on the insulation of electrical machi- 
nery, and also thé commutator. The vapour passes down 
through the commutator risers, and there unites with 
the carbon dust, forming conducting paths at points 
where the deposits have the lowest resistance, thereby 
reducing the insulation resistance. The writer believes 
that totally-enclosed dynamos can be advantageously 
used under these conditions also. 

A point which it is well to bear in mind is that the 
purchaser of this class of electrical machinery would 


be certain to obtain the highest possible efficiency, as 
it is obvious that with totally-enclosed machines the 
designer would naturally reduce his losses to а minimum, 
in fact, it would be essential for him to do so. A 
further point of interest is that the temperature rise 
of this type of dynamo can be predetermined within 
the same fine limits as in the ordinary open type 
machine. | 

The initial cost to the purchaser of totally-enclosed 
heat-dissipating dynamos over the ordinary open type 
is approximately 25 per cent. This must be considered 
a small outlay for such obvious advantages. 

The writer would like to explain to those whose ex- 
perience in these matters is limited that he would never 
advise the consideration of machines in which the cool- 
ing air is forced directly into the machine by the method 
known as pipe ventilation. Of course, with such 
machines if the air is passed through а cleaning process 
the conditions are somewhat improved, but given time, 
in nine cases out of every ten, eventually the machines 
become veritable dirt traps. 

The writer understands that the original design for 
the double-fan dissipator was patented by Mr. J. W. 


Га. 5.—GENERAL VIEW OF THE MACHINE. 


Burleigh, chief electrical engineer to Messrs. Newtons, 
Ltd., Taunton, but that since the design was prepared. 
for the Minehead machine, Mr. Burleigh has laid his 
patents beside the Lo-'l'hermo '' ones of:Messrs. Elec- 
tromotors, Ltd., of Manchester, and this firm will doubt- 
less be happy to supply makers, or prospective users, 
with further particulars relating to its valuable patents. 


Electrical Suburban Contractors’ Assoclation.— At 
Newtown, Sydney, N.S.W., recently, it was decided to form an 
Electrical Suburban Contractors Association, its objects being to 
protect and foster the electrical trade and to approach Parliament 
with a view to the licensing of wiremen ; also to endeavour to fix 
and maintain a minimum charge for electrical installations with 
regard to the various fluctuations of the market. A large number 
of electrical contractors were present, representing all the suburbs, 
and the motion to form an association was carried unanimously,— 
Sydney Erening News. 


* 
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THE SHIPBUILDING, ENGINEERING AND ELECTRICAL EXHIBITION. 


ALTHOUGH, in the title given to the Exhibition at Glasgow, 
electricity appears last, electrical apparatus and processes 
loom very large in the very excellent display which opened 
at the Kelvin Hall on Monday last, November 8th. The 
Kelvin Hall is an ideal building for exhibitions on a large 
scale, possessing as it does a total floor space of 200,000 
It is 


sq. ft. and 24 miles of passages between stands. 


particularly well illuminated, and although an abundance 
of lights is not always a guarantee of good lighting, it is 
interesting to note that a total of 100,000 с.р. is obtained 
by means of 2,000 electric lamps. Not only from the 
exhibitors' point of view is the place extremely satisfactory, 
but also the comfort and convenience of visitors have been 


fully studied. There are dining-rooms capable of seating 


Fig, 2,—PEEBLES 40-B.H.P. Motor, SHOWING METHOD OF SLINGING 


2,000 persons at one time, as well as telephone and postal 
facilities. While it is not near the business centre of the 
city, Kelvin Hall is very easily reached by the Corporation’s 
efficient and frequent tramway service—more than 250 cars 
pass the building every hour. The exhibition has been 
arranged by the Glasgow civic authorities under the 
management of Mr. James M. Freer. Almost every 
Scottish engineering firm of standing is represented, and 
there are numerous exhibitors from South of the Border in 
the 350 stands which make up the whole. The compre- 
hensive nature of the exhibition will be obvious from a few 
items selected at random from the official guide. Starting 
at one end of the scale, there are many domestic appliances, 


* electric washers, cookers, &c., and at the other end 
+ examples of large converters. There are telephone exhibits, 


accumulators, Diesel engines, time-recording devices, 
samples of oil, lifeboats and yachts, planing machines and 


other machine tools, box-making machines, boilers, pressure 


gauges and tachometers, mechanical calcu- 
lators, welding plants, &c. (A Glasgow 
firm has a confectionery exhibit.) The ex- 
hibition is open to the public from 10 a.m. 
to 10 p.m. up to December 4th. 

Upon entering the hall, one’s attention is 
immediately attracted by the stand occupied 
by Messrs. BRUCE, PEEBLES & Co., LTD., 
of Edinburgh. This firm has two good 
examples of the machines for which it is 
noted. The larger (fig. 1) is one of 12 
machines being made for the Glasgow Cor- 
poration. It is a 1,500-Kw. rotary converter 
running at 375 R.P.M. The А.С. side is bail 
for a three-phase, 25-cycle supply, and the p.c. 
side produces current at 500 540 volts. А 
number of these have already been delivered to 
the Corporation, while the remainder are still 
in course of manufacture. The other large 
exhibit is а 500-Kw. motor converter made 
to the order of the Mersey Docks and Harbour 
Board, and is one of six being constructed 
by the firm. The а.с. supply is three-phase, 
25 cycles at 5,800.6,200 volts, and the 
machine, running at 750  R.P.M., gives 
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450/480 volte at the D.c. end. It has been found that the 
ordinary type of motor is unsuitable for the severe con- 
ditions obtaining in steel-works operation. Messrs. Bruce 
Peebles have, therefore, produced a range of А.С. and D.C. 
motors for iron and steel works, and a sample is shown on 
the stand. This is a 40-в.н.р. slip-ring type motor (fig. 2), 
and is one of a number manufactured for the Lanarkshire 
Steel Co., Ltd. Although these machines are, of courte, 
more expensive tnan ordinary motors, there is a great and 
growing demand for them. ‘The remainder of the exhibits 
of this firm consists of samples of Peebles standard 
industrial А.С. and D.C. motors, high-pressure windings, 
insulation, &c., the whole making up one of the most 
interesting and imposing stands in the Exhibition. 
Domestic electrical apparatus finds a place among the 
larger exhibits. The Corporation itself has a well-arranged 
stand with examples of labour-saving devices and beatit g 
apparatus, while private firms whose exhibits are mainly of 
this nature are Messrs. SIMPLEX CONDUITS, LTD., who show 
а complete ship's installation for lighting, heating, and 
cooking; the ELECTRIC APPLIANCES Co., LTD., exhibiting 


the Imperial- Eureka electric vacuum cleaner; the FALKIRK. 


IRoN Co., LTD., a 10-Kw. cooker, fires, heater, kettles, 
and irons; Messrs. ARCHIBALD Low & Sons, Glasgow, 
cooking, &c., apparatus for ships; and the James KEITH 
AND BLACKMAN Co., LTD., marine heater units, fans, &c. 


(To be continued.) 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


LIVERPOOL SUB-CENTRE OF THE NORTH-WESTERN CENTRE, 
AT the opening meeting of the 1920-21 session. on November 
Ist, held at the University, Mr. H. Dickinson, M. Inst. C. E., 
NMI. I. E. E., MI. I. MI. E., delivered “the chairman’s address, an 
abstract of which follows :— 

It certainly looks as though further powers will have to be 
granted by Parliament before the ideas propounded in the 
Electric Power Supply Report, 1915, by the Sub-committee 
of the Coal Conservation Committee can be carried fully into 
effect. It is hoped, however, that all undertakers will appre- 
ciate that the electricity supply existing to-day in this country 
needs modification, and that they will look at the matter 
in the broadest possible way, and co-operate with each other 
and with the Electricity Commissioners in order that electrical 
development, Which is so essential to the industrial needs of 
the country, may be guided along those lines which will afford 
the greatest benefits to the community. 

It is very satisfactory to notice at the present time the great 
strides that are being made in the design of plant and ap- 
paratus in all directions, and there is little doubt that those 
responsible for such improvements will be capable of meeting 
the necessities of the larger developments Immediately ahead 
of us. The electrical industry has now «arrived at a point where 
a certain huge demand awaits development. This great poten- 
tial demand, which in the national interest must be provided 
for, cannot in the best interests of the country be adequately 
catered for by the patchwork system at present existing. 
Electricity by reason of the experience gamed by its use in 
past years has proved to be the most convenient and adaptable 
form of power; and it is safe also to say that electricity is 
the cheapest form of motive power. The altered. conditions 
due to the high cost of labour make it desirable to install 
labour-saving apparatus wherever possible. The tendency also 
to improve the conditions of labour, and to ameliorate the 
hardships which attend many duties which labour is called 
upon to fulfil will most certainly lead to the installation of 
the most up-to-date machinery, which will enable. the men 
employed to effect greater. production, and tend. to develop 
the resources of the country for the general benefit. of the 
community. Let us, then, deal with this matter in a bold 
and comprehensive manner, when [ venture to predict that 
in the very near future we shall look upon the state of de- 
velopment to-day, great as it is, much as we to-day look upon 
the state of development of twenty years ago. 

An essential feature to enable the proposals embodied in 
the Electric Power Supply Report to be carried out 
would be the use of cables capable of withstanding very 
much higher pressure than has been feasible in the past. 
The dielectric strength of the paper and compounds of which 
cables are composed is very high, and if it were not for other 
considerations it would be possible to make cables satisfactory 
for working at very high pressures. Unfortunately the admix- 
ture of air in the insulating materials has a very detrimental 
effect. When the air is stressed to the breakdown point ozone 
is formed which attacks the material of which the insulation 
is composed, and deterioration takes place. The action may 
be slow, but still there is the danger that gradual deterioration 
may take place and failure result. 


‘such as has been proposed. 


The efforts of the cable makers have, therefore, been directed 
to effect the elimination of the air in the course of manufacture, 
and great improvements on these lines have been made. It 
is now claimed that it is possible by new methods to so far 
eliminate the amount of air enclosed in the insulation that it 
may be safely nored. The elimination of sar has also the 
effect of reducing the dielectric losses in the cable, and it may 
now be clammed that the dielectric loss in a super-pressure 
cable can be kept within such limits as not to be a material 
factor. 

It must be admitted that this is a great step forward, and 
has à Very important bearing on the question of supplying the 
larger. districts by underground super-pressure cables, or by 
а combination of underground cables and aerial lines. [t is 
gratifying to know that cable makers are prepared. to-day to 
supply cables for working at 60,000 volts, and that at the 
present time a considerable quantity of cable is in course of 
manufacture for working pressures of 33,000 and 55.000 volts. 
It is only naturai that manufacturers should wish for the time 
being to work on the conservative side, but as actual experi- 
ence is gained, we may hope to see still further improvements. 

Therefore, with the large demand which is assured with the 
proposed larger areas of supply, and with the cable avaiable 
for working at the necessary higher pressures, the advisability 
of concentrating generation becomes apparent where favour- 
able sites can be found. If a site fulfilling the requisite con- 
ditions and reasonably placed as regards the load can be 
found, there is no doubt that with the present knowledge a 
station can be built which will show a very. great saving In 
the cost of generation. When these schemes are in operation, 
that is, when one authority controls the electricity supply over 
а large distriet, the electrification of the railways will be 
materially facilitated. As the various existing undertakings 
ere linked up with super-pressure cables. the transmission 
mains will pass through = districts. which could. be tapped 
on the way, and many areas will be able to obtain a supply 
which otherwise would not be the case. Any waste heat in 
the district could. be utilised for the generation of electricity, 
and the electrical energy so provided could be delivered into 
the transmission mains. In the past there has always been 
а certain quantity of unmarketable fuel which it would be 
possible to utilise if a super-pressure network of mains were 
in existence. The useful chemical products in the coal could 
be extracted, and the gases utilised for the production. of 
electricity, or the coal could be utilised in a pulverised form 
for the generation of electricity. When considered. from a 
national point of view, it must be admitted that the saving 
of coal, the assistance afforded by an extended supply towards 
the electrification of the railways, and the widening of the 
electrified area, must have а very beneficial effect. 

These various advantages cannot be secured without the 
laying down of a super-pressure interlinking network, and 
it is difficult to see how this can come about unless the whole 
district, so far as generation and main transmission are con- 
cerned, comes under one authority. The principle of unity 
of control in each electrical district is the essential feature of 
the whole scheme, the necessity for which is so emphatie. 

Those in authority will naturally consider that in the early 
stages after the formation of a Joint Electricity Authority 
the expenditure will be very heavy, and it will be а consider- 
able time before the initial expenditure is fully. remunerative. 
In some cases on this account there may. be hesitation in 
embarking on these large and comprehensive schemes. If, 
however, during the initial period. arrangements were made 
whereby money could. be provided by the Government at a 
low rate of interest. or with an extended loan period, it would 
very materially assist the development of, and would be an 


“undoubted encouragement to, the various authorities to enter 


Whole-heartedly into, the new proposals. 

There is no doubt whatever that owing to prevailing high 
prices it is most desirable to minimise all unnecessary expendi- 
ture at the present time. In considering this very important 
and complex problem, it is essential that the matter should 
be looked at, not from the point of view of the immediate 
future, but rather that of the position that will arise five or 
ten vears ahead, and certain Important facts must be taken 
carefully into consideration :— 

(1) At the present time all undertakings are receiving ap- 
plications for supply at an unprecedented rate. (2) Under- 
takers have been clamouring to be allowed to add additional 
generating plant. Where extensions have been allowed the 
plant will only. provide for the needs for a very short period, 
so that additional plant will be required at an early date. (3) 
In some cases authorities are forced to take a supply from 
their neighbours who have extended their plant. which will 
bring nearer the time when these favoured authorities will 
have to renew their applications to the Commissioners. (4) 
Some of the stations Where permission to extend has been 
granted are incapable of further development, and new stations 
will have to be built if the demand is to be catered for. (5) 
The sum total of these various additions is likely to be con- 
siderably greater than would be the case if the undertakings 
were linked together under one control. (6) The total capital 
expenditure on plant laid down by the various individual 
undertakings over a period of five or ten years is likely to be 
considerably greater than would be the case under a svstem 
(7) Under the present svstem of 
multiple control, the development is likelv to be slower, and 
when railway electrification comes along the separately owned 
stations will be unlikely to be able to cater for the require- 
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ments. The probable result would be that the railway com- 
panies would have to build generating stations for their own 
use, and the improvement of diversity factor due to the railway 
demand would be lost to the supply authorities. 

These are some of the problems that authorities must take 
into serious consideration when coming to a conclusion on the 
advisability of forming a Joint Electricity Authority. 

Most certainly high costs ave a serious. drawback to the 
electricity supply industry, but not many people connected 
with the electrical industry would argue that the very large 
demands that undertakers have applications for at the present 
time should be ignored, and that owing to the high costs it 
is undesirable to install plant to meet ‘these demands. If we 
take this for granted, the contention would be that while 
it was right to expend money on existing generating stations, 
in spite of the fact that the plant bought and installed would 
have to be purchased at the high cost now ruling, yet it was 
wrong on account of the high cost to spend money on a large 
generating station or transmission lines under the proposals 
of the E!cetric Power Supply Report. Surely such a con- 
tention is not logical, and savours rather of bias than. sound 
argument. It might be argued that it will be cheaper to 
reconstruct existing stations with plant of the largest capacity 
they are capable of holding. It is quite certain, however, that 
such a proceeding would only be a temporary expedient, and 
that ultimately a much more extended view would have to 
be taken, with the result that, in the long run, the total 
capital expenditure would be greater. 

Many interesting features аге being tried with a view to 
improving the etliclency of the generating station. Improved 
efficiency may be expected froin the use of larger generating 
units working under high vacuum, higher steum pressure, 
and heating the condensate by means of steam abstracted 
- from the turbine. A fourth source of possible economy may 


be found by re-heating the steam at different stages in its 


passage through the turbine. This involves considerable com- 
plication and extra expense, and it has yet to be proved 
whether the saving in economy obtained will be suflicient to 
offset the extra cost and tlie complication involved. In recent 
years the tendency has been to gradually raise the total tem- 
perature of the steam as experience has been gained with 
materials most suitable to withstand the higher temperature. 
To-day temperatures up to 700 deg. F. are considered quite 
satisfactory. This total temperature may be attained by using 
steam at moderate pressure, and a high degree of super-heat, 
or by increasing the pressure with a corresponding reduction 
of super-heat. It is on these later lines that the most modern 
developments are taking place, and those upon which it is 
expected that economies сап be secured. 

At the otlier end of the scale there would not appear to be 
much advantage to be gained by carrying the vacuum to a 
higher degree than about 29 inches, which has been attained 
in a number of instances. A number of turbines are being 
installed at the present time, in which steam is tapped from 
the turbine and discharged into feed heaters through which 
the condensate from the condenser is passed. By utilising 
in conjunction the heat from the steam used for auxiliaries, 
the feed water can be heated to а very considerable tempera- 
ture, but it must not be overlooked that to carry the feed 
temperature beyond a certain figure would diminish the value 
of the economiser. In the event of this system being adopted 
it will be necessary to utilise the flue gases to heat the air 
before it enters the boiler furnace. This involves a bulky 
and costly apparatus, and a considerable complication in ducts 
to convey the hot air to the boiler furnace, but on the other 
hand, the expense is relieved to an extent by the absence of 
the necessity for the economiser. 

At the higher pressures it would be an advantage if the 
economiser could be done away with as cast-iron becomes 
uncertain, and cast steel is very expensive. Wrought-steel 
tubes would be quite satisfactory so far as the pressure was 
concerned, but there would be a fear that corrosion and 
wastage of tubes would be excessive. To meet this difficulty 
a scheme has been propounded whereby pressure on the 
economiser is kept low by using two pumps in series, or 
preferably by using a multiple rotary pump. The connections 
to and from the economiser are placed between any two 
stages of pump, depending upon the pressure which it is 
determined that the economiser shall work at, the remaining 
stages being suflicient to overcome the pressure in the boiler. 
А system of this sort, while enabling the pressure on the 
economiser to be kept within the safe limits of the cast-iron 
tubes, adds very materially to the cost and complication of 
the feed pipes. 

One of the troubles met with in the design of large turbines 
working under a high vacuum lies in the difficulty. of getting 
sufficient. area in the blades at the low-pressure end, to deal 
with the great volume of steam, while at the same time keep- 
ing within the margin of safety of the material composing 
the wheel. One way of meeting the difficulty is to use special 
blading on one or more of the low-pressure wheels. The special 
blades are made in such a way that the outer portion is of 
the usual requisite form, but the inner portion is almost 
straight, and merely forms a passage for the steam to pass 
to the next wheel. The last wheel is fitted with blades of the 
usual requisite size and form. By adopting this method a 
very large merease in area is provided without increasing the 
diameter of the wheels: it avoids the necessity for external 
pipes or passages in the casing; it is a very convenient and 


simple way of meeting the difficulty, and has much to recom- 
mend it. Several machines fitted with this type of blading are 
in operation, and the results seein to be quite satisfactory. 
The tendency of recent years has been towards the use of 
higher speeds for generating. plant. There will very soon 
be running in this country a 12.500-KW. set with 25 per cent. 
overload capacity for two hours running at 3,000 R. P. M., and 
it is likely that still larger machines running at this speed 
may be made in the future. The use of higher speed with 
larger 1nachines brings with it difficult problems in connec- 
tion with the alternator design. As the diameter of the 
rotor has to be kept as small as possible to keep the 
stresses within safe limits, the machines have to be made 


.longer, and, therefore, additional pre antions have to be 


taken with regard to ventilation. 8 far as the rotor is 
concerned, attempts have been made to utilise а system of 
water cooling by passing water through tubes inserted in 
the rotor forging. The results, while quite satisfactory as 
regards working and freedom from breakdown, have not 
shown the cooling effect that was anticipated, and it was 
thought in the particular design referred to that the extra 
trouble and complication involved in fitting the arrangements 
was not justified owing to the limited cooling effect attained. 

In another design which is the same in general principle, 
but differs in the application, the results may be different, 
but it 1s too early to say whether better results will be attained 
than in the former case. 

The latest method of filtering and cooling the air, which 
promises to show good results, is a closed system, the air 
being forced by means of а fan through the alternator and 
then through a cooler through which water is passed. On 
its exit from the cooler the air is ready to be passed again 
through the alternator. The advantage is that the air is 
always clean, as the same air is circulating over and over 
again. If this system is used where cooling towers are in 
operation, the water used for the cooling operation can be 
passed on to the cooling towers for make up. 

High costs and the scarcity of domestic labour call for 
adaptation of apparatus which will save time and lessen 
labour in the home. There are at the present time many 
pieces of apparatus which effect great saving in household 
duties, such as electric washers, vacuum cleaners, electric 
irons, grillers, kettles, &c., all of which have been amply 
proved to be quite satisfactory as regards reliability and cost 
of manipulation. Heating and cooking apparatus have now 
taken their place as active competitors with other types of 
apparatus for eflecting these services. With regard to cost 
of manipulation, it cannot yet be claimed that the use of 
electrical apparatus of this nature is cheaper than some other 
forms. The great drawback to its more general use is the 
initial cost of the apparatus, and the reluctance people have 
in departing from old customs. In spite of these drawbacks, 
apparatus of this description 18 à sound investment when one 
takes into consideration the time and labour saved, and its 
cleanliness апа convenience. Consequently the outlook for 
this class of business both from the manufacturing and supply 
points of view is most encouraging. The public are appre- 
ciating more and more the advantages to be derived from 
the use of this apparatus, and as the demand grows, and the 
standardisation of apparatus is more complete, the initial cost 
will in time be materially reduced. When the areas are 
developed under the proposal before the country, the develop- 
ment of electrical apparatus in our homes will be very great 
indeed. As the diversity factor of this apparatus is very 
high it will be eagerly welcomed by the supply authorities. 

Under the new proposal of Joint Electricity Authorities or 
District Boards, the question of distribution and transmis— 
sion of electrical energy assumes a position of importance 
greater than that under the older system of divided control. 
The higher pressure to be used, the larger areas covered, and 
the larger power in the form of generating plant connected 
to the system brings into prominence the necessity for more 
powerful switchgear and automatic control to isolate quickly 
any faulty section. I would recommend our supply engineers 
to study carefully the various systems at present in operation, 
or suggested, and would point out that the addition of this 
apparatus with extra pilot cables, or split conductors, adds 
very much to the cost of the mains svstem. If they could 
devise some system which would reduce this eost it would be 
a great advantage. 

In connection with the distribution of low-pressure current 
there is a problemi of considerable moment affecting those 
undertakings which have developed their distribution on the 
D.C. system. With the largely increasing demand for electrie 
cookers and radiators in the residential areas, increasing difti- 
eulty is being experienced in dealing with the applications 
on account of pressure drop. One solution of the problem 
would be to substitute a.c.. but the great drawback is the 
cost on account of the fact that in most cases the L.P. mains 
laid are not the most suitable to work with an a.c. In this 
connection considerable advance has been made in the design 
and application of mercury rectifiers. There are drawbacks 
to this apparatus, the chief of which is that the appliance 
is not automatic throughout its entire range. Below a certain 
load the are is not maintained, but above that point, com- 
plete automatic working is attained. Experiments аге in 
hand with a view to making the apparatus automatic through- 
out its full range from no load to full load. If this can Бе 
accomplished, and those. engaged on the investigations are 
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very sanguine of the result, such an apparatus would be of 
Immense assistance in dealing with the outlying districts 
referred to. _ By installing sub-stations fitted with this plant 
on suitable sites, the existing network would be enabled to 
work at a very much higher current density than formerly. 

The war has altered very materially the relation of the 
various 1tein8 of cost of production to one another as compared 
with a pre-war basis. The cost of coal delivered into the 
bunkers has increased to from three to four times what it was 
before the war. | 

Wages have increased about 150 per cent., and in face of 
the increase of cost that undertakers have had to meet, it 
has been necessary to increase the charges for electrical 
energy in some cases up {о 120 per cent. In spite of this 
electricity is relatively much cheaper than other commodities. 

We have witnessed, owing to the war, a complete upheaval 
of the order of things, costs of all commodities have advanced 
to an unprecedented extent, and it is not to be wondered at 
that a very disturbing effect has been created. We may take 
it as a very hopeful sign that all nations are anxious to resume 
trade relations with one another as rapidly as possible. It 
is through these trade relations that the new order of things 
will be evolved, and in this process of evolution, electricity 
in its many applications will play no mean part. It is to be- 
hoped that the nation as a whole will appreciate that what 
is wanted now, is a period of rest from industrial disturbances, 
so that commodities and prices can settle down and be 
adjusted to that new balance over the pre-war basis, and 
in order that manufacturers can quote fixed prices without 
fear. The adjustment is difficult, but there are ample signs 
ibat the economic laws which have been upset by Government 
rules and regulations are beginning to assume control again. 
We must exercise a little more patience, a little more of that 
bull-dog determination to see the job through, when, I believe, 
we shall see the adjustment come about much quicker than 
many anticipate. | | 

— ͤ—.—..——.....;.—. x K—— 


THE MOTOR EXHIBITION, 


WiTH a lapse of only 12 days since the close of the Commercial 
Vehicle Show, during the run of which some 80,000 visitors paid 
for admission, the 14th International Motor Exhibition organised 
by the Society of Motor Manufacturers and Traders, Ltd., in con- 
nection with the Royal Automobile Olub, was opened on the 4th 
inst, and will remain open until to-morrow. The holding of 
the show concurrently at Olympia, W., and the White City, 
Shepherd's Bush, is ап arrangement due to the great demand for 
exhibit space, and to the necessity for providing greater comfort 
and convenience for visitors. It should be distinctly borne in 
mind that each section of the show is equally attractive, and 
contains fine examples of both cars and accessories ; both sectione 
must be visited to gain a proper perception of the exhibits as a whole. 

The international character of the erhibition is revealed by the 
fact that Great Britain, France, Italy, America, Holland, and 
Belgium, to mention a few countries, are well represented, and the 
importance of the exhibition from the points of view of both 
quality and number of exhibits is enhanced by France's decision 
not to hold the usual Paris Salon this year. Last year the total 
number of exhibitors was 353; the number this yeer is 525, of 
which 266 are showing at Olympia and the remainder at the White 
City. There are some 156 exhibitors in the motor-car section, the 
majority of whom are showing several cars each, and 8+ different 
makes of cars areshown ; 51 in the carriage-work section ; 4lin the 
tire and wheel section; and over 240 in the accessories and ocom- 
ponent parta-section. 

It is not our intention to describe the many new devices, 

novelties, and improvements in design and construction that have 
been introduced since last year's exhibition, as they are not of an 
electrical nature. It will suffice to record that the number of 
electrically-driven vehicles on view has increased to four, two being 
of the same make, and all located at the White City, as compared 
with the single excellent vehicle that was shown last year at 
Olympia, but which is absent this year. Of the accessories 
exhibited a large number are, of necessity, electrical devices, since 
it now seems to be general practice to light cars electrically even in 
in the smaller models. It might also be said that nearly all large, 
and the majority of medium size cars, now include electric self- 
starters in their equipment, while with regard to ignition systems, 
although the magneto still seems to hold ita own, combined 
lighting, engine-starting, and ignition systems, or coil ignition, are 
coming into more and more frequent use. 
. Approximately 340 cars exhibited are fitted with British-made 
electric lighting and starting sets. Of this total, it is claimed that 
О.А.У. seta are fitted to 40 per cent., or 45 per cent. more than the 
nearest British competitor. 

The three types of electric vehicle exhibited have already been 
noticed in our columns; it will not; therefore, be necessary to 
describe them in detail. The "Müburn" car which should prove 
useful for town use or on short runs, is to be seen on the stand of 
Messrs, Josx PR А. MACKLE, LTD.; the model shown is a three- or 
five-seater coupé, half the battery of accumulators being carried 
behind and half in front. The clearance above the ground seems 
to be rather large, but seating capacity is roomy, and the ease with 
which the car can be controlled should be a great point in ita 
favour. 

An electrically-driven invalid's carriage, or bath chair, is to be 
seen on the stand of MESSRS. CARTER (J. & A. CARTER), LTD., the 
dominating feature of which is its ease of control ; the motto 
that it goes by itself is no great exaggeration, and incidontally 


under the new licensing regulations the carriage is subject only to 
the nominal registration fee of 5s. per annum, The driving 
energy, derived from a storage battery of accumulators placed 
under the well-padded seat, is supplied to a motor placed above 
the dual front wheels, which are fitted with diminutive pneumatic 
tires. The controller merely consists of a lever to be worked 
backwards or forwards according to the speed required, giving 
four speeds forward and reverse, the top speed reaching five miles 
per hour. The single control lever also operates the reverse switch, 
and in addition, when pulled right: back, applies the 
wheel brakes. A 20-mile radius is claimed to be given on a 
single full charge of the battery, and the oarriage will 
climb any reasonable gradient. The standard model is built 
with a miniature Victoria body comfortably upholstered, the 
foot board being low to the ground for easy access. The carriage 
is supplied complete with motor, battery, resistance, controller, 
fase, main switch, voltmeter and switch, charging board and 
resistance lampe, but a hood and apron, front and rear electric 
lamps, and an auxiliary brake, which is generally recommended, 
may be fitted if desired. | 

A car which is exciting much attention is the "Crown. 
Magnetic” which has recently made its appearance in this 
country, coming from the U.8.A. where it aroused keen interest. 
Two complete cars, a 37-H.P. six-cylinder, and an 18-H.P. four- 
cylinder model, one of which we, understand, has been purchased 
by His Grace the Duke of Westminster, are exhibited by the OWEN 
MAGNETIC TRANSMISSION SYNDICATE, LTD. They have no gear 
boxes and no olutches; are fitted with Zenith carburetters, 
Berlin magneto ignition, and combined electric lighting and 
engine-starting sets, and have an 11-ft. 10-in. wheel-base, 5-ft. 
track, and a 24-ft. turning radius. It is claimed that the speed 
can be regulated to a degree hitherto unattainable, and the 
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Еа. 1.—ORowN MAGNETIC TRANSMISSION. 


engine and magnetic transmission, which is the feature of the car, 
are combined in a complete unit, fig. 1, which operates in perfect 
harmony without vibration. | 
"The engine cylinders have а 4.in. (102 mm.) bore; 5'5-in. 
(140 mm) stroke; 414 ob. in. piston displacement; and 38 H.P. 
(R. A. C.) rating. The cylinders are cast in two blocks of three each, 
the overhead valves being carried on a single detachable head which 
fits to both sections. The valves are operated by rooker arms and 
push-rods entirely enclosed by oovet-plates. A pump, positively 
driven by spiral gears from the cam-shaft, supplies oil under a 
25 lb. pressure for lubrication and a centrifugal pump, positively 
driven from the same shaft as the magneto, takes care of the 
water-cooling system. The steering gear is of the worm and 
worm- wheel type; all control levers are stationary, and do not 
turn with the steering wheel. The 12-oell lighting and starting 
Willard battery is carried in a preased-steel cradle with a metal 
cover, is accessible for flushing and readily removable without dis- 
turbing adjacent parts. The lighting equipment consists of two 
headlights and two dimmer lights, carried in the front lamp 
equipment, and a tail light and instrument-board light. All the 
lamps are 24-28 volt, and are fitted with “ non-glare’’ lenses. 

Turning now to the accessories side of the exhibition, out of the 
total of 240 firms some 80 haveon view devioes of an electrical 
nature, which chiefly consist of such articles as lighting 
dynamos, engine starters, accumulators, dry betteries, magnetos, 
spark plugs, lamps, horns, wire and cable, switchboards, and 
instruments, &c. 

Other apparatus shown in this section includes battery-charging 
boards and the B.T.H. “ Tungar” charger for the same purpose. 
This device is being publicly exhibited for the first time in this 
country, and its principal feature, as shown in our description on 
p. 382 of our September 17th issue, is а thermionic valve. Magnetic 
ehucks, electric drills, grinders, and other small machine tools are 
also to be seen, аз are also moulded insulating material and tapes, 
brass and aluminium armoured flexible electric cable, electro- 
plating apparatus, electric dictographs for communication between 
the pasfengers and driver of a car, and many other devices, some 
of which have been improved since last exhibited. In conclusion, 
it was noticed at the time of our visit that a number of exhibitors 
were making use of Heatrae electric radiators for heating pur- 
poses on their stands. 


Emergency Orders Revoked.—The “state of emer- 
gency,” as contemplated by Clause 1 of the Coal (Emergency) 
Order, 1920, having ceased to exist, the Secretary of Mines gave 
notice that as from November 4th, the terms and provisions of the 
gas, coal, lighting, heating and power emergercy orders ceased to have 
effect. It was provided that that notice should not affect or prejudice 
anything done or suffered, proceedings taken or liability incurred, 
under the orders.—7/^e Times, 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devioes and apparatus, which will be published 
if considered of sufficient interest, 


Lighting Covered Lawn Tennis Courts. 


The satisfactory illumination of covered lawn tennis courts 
has а тазе presented а difficult problem; it is, therefore, 
thought that an account of an attempt which has been made 
to solve it will be of interest. The system under review is 
that recently installed in the covered courts of Queen's Club 
at West Kensington. 

There are two courts side by side, each approximately 40 ft. 
wide by 120 ft. long, the height of each building from the 
floor to the tiebeams being about 90 ft. The floor and walls 
are all finished dead black, so that the white balls may be 
readily distinguished, and in view of the bad reflecting 
properties of the black surfaces, direct lighting was decided 
upon. 

It was found impossible to hang the lamps directly over- 
head because balls are frequently skied amongst the 
girders. After various experiments, the choice fell upon 500- 


Еа. 1.—Quesn’s CLUB TENNIS COURT LIGHTING. 


watt Osram gasfilled lamps mounted in G. E. C. Angle type 
steel reflector fittings, No. F.I.155, five of which are mounted 
18 ft. high along the sides of each court. The arrangement 
is shown in fig. 1, and a feature of the installation is the 
uniformity of the illumination, the maximum value being 
3.4, and the minimum 3 foot-candles. 

The installation was planned by the Illuminating Engineer- 
ing Department of the General Electric Co., Ltd., of 67, Queen 
Victoria Street, E.C.4, in co-operation with Mr. Rose, the 
Queen's Club electrician. We are indebted to Mr. E. B. Noel, 
secretary of Queen's Club, for his permission to publish the 
photograph and description of the lighting arrangement. 


An Electric Bench Grinder. 


We have received from the WiLsoN-Worr ENGINEERING Co., 
Lrp., Bradford, particulars of a new design of bench 


Fie. 9.—'' Economic " ELECTRIC BENOH GRINDER. 


grinder, which is known as the Eeonomic " (fig. 2), and 
is a very compact piece of apparatus, the equipment being 
built into the body. The motor is for D.C., and is compound 


wound and dustproof, developing à H.P. at 3,200 k.p.M. The 
construction of the motor is very robust, enabling the 
machine to stand heavy overloads and rough treatment. 
The equipment includes starting switch, terminals for con- 
nection to mains, a totally enclosing cover, a 6 in. by # in. 
wheel on a removable mounting. and a universal work rest. 
The grinder has rubber pads fitted under the base, and 
does not need bolting down. It is, therefore, portable, and 
it runs quietly, and is well balanced. The motor is usually 
wound either for 100/110 or 200/250 volts, but other ratings 
can be supplied. 


The Utility " Current Limiter. 


A simple form of current limiter, suitable for both D.C. and 
A.C. circuits, has been introduced by Messrs. ELECTRICAL 
UriLITIES, Lrp., of 1-3, Shelgate Road, London, S.W. 11, who 
have applied for a patent. It consists of a vertical tube partly 
filled with mercury, in which an iron core floats; the mercury 
normallv closes the supply circuit through a contact-piece in- 
serted through the side of the tube, as shown in figs. 3 and 4. 


Fia. 4.—SRoTION ОР 
CURRENT LIMITER. 


Fic. 3.—'' UTILITY ”’ 
CURRENT LIMITER 
WITHOUT COVER. 


The current passes through 4 coil round the upper portion of 
the tube, and if the normal current is exceeded, the core is 
attracted into the coil and rises, causing the level of the mer- 
cury to fall and breaking the circuit. This allows the core to 
fall again, and thus a pumping action is set up, causing the 
lamps to blink until those in excess of the proper number are 
switched off. The position of the tube can be adjusted by 
means of lock-nuts, for the purpose of calibration, over a 
range of 2 to 1. The instrument is enclosed in an iron case, 
which can be sealed. A small condenser connected across the 
break eliminates sparking. It is claimed that this device is 
simple and reliable, sensitive, ready for use without adjust- 


ment, free from deleterious sparking, and not liable to de- 


rangement. It is made for any current up to 2 amperes. 


An Automobile Battery Indicator. 


The Electrical Review of Chicago gives some details of an 
instrument. placed on the market by the BATTERY APPLIANCE 
CORPORATION, of New York. The function of this device is 
to give due warning when an automobile battery is fully 
charged or when the electrolyte level drops below a safe point. 
The device employs three auxiliary electrodes which project 
into the cells through the ordinary caps so that the bottom of 
each electrode is just above the top of the plates. Connections 
are taken from the electrodes to an. instrument on the dash- 
board and from thence to the generator. The dashboard 
instrument is essentially a combination of three electro- 
magnets which operate three indicators. Overcharging is 
prevented, and full charge indicated by means of a thermo 
Stat placed in the middle electrode. The action of this 
thermostat, it is stated, automatically alters the generator 
adjustment to reduce the charge when the temperature of 
the battery reaches 110 deg. F. The other electrodes dip into 
the electrolyte to make contact, und when the liquid falls in 
level the contact is broken, and this affects the dashboard 
instrument which indicates low.“ With this device in- 
stelled, it is claimed that the dangers due to loose, broken, or 
corroded connections or to high voltage resulting from over- 
charging are entirely eliminated. 


- 
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CORRESPONDENCE, 


Letters received by us after 5 Р.м. ON TUESDAY cannot appear until 
the „ Correspondents should forward their oommuxi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


The Thury System for Ships’ Auxiliaries. 


At the risk of incurring the derision of your readers, on 
the und that I have ''discovered " something already 
well known and obvious to everyone but myself, I write to 
inquire if any of them have heard of the application of the 
Thury system to ships' auxiliaries. It has occurred to me 
that the Thury system would show up to the best advantage 
in the supply of a load system mainly composed of series 
motors which are frequently started and stopped, as all 
rheostatic losses would be avoided. I imagine that the 
winches, &c., could be controlled merely by moving the 
brushes. | 

In Diesel-engined vessels the scheme would be specially 

useful. The winches and capstans, &c., and possibly the 
steering, could be supplied from a Thury generator, and all 
lighting and such power loads as run continuously for long 
periods, could be run from an ordinary А.С. or D.c. generator, 
possibly coupled to the same prime ‘mover. The rheostatic 
losses would appear to be worth eliminating from the fact 
that vessels are, I believe, built with the steam winches piped 
back to a common condenser. I also read recently of а large 
Cunard liner, built or building, on which all the winches 
were driven electrically by constant-speed motors through 
variable pumps and hydraulic transmission. 
The difficulty of insulation would only occur on very large 
vessels, as [ imagine that about five winches would suffice 
for a fair-sized one, and if each were designed for 100 v. on 
full load, then a maximum pressure of only 500 v. would be 
required. 

I don't know if the governing dear on the generators would 
work sufficiently rapidly. and I confess that I have been 
unable to obtain much information on the Thury svstem. 

If there be any flaws in the project, I should be grateful 
to ans reader who '' tenderly '" corrected me. 

Kilowatt. 


November 2nd, 1990. 


Electric Welding. 


In reply to Mr. H. Bevan Swift’s letter of the 11th ult., re 
technical details of the welding generator mentioned in my 
letter of the 4th ult.. to give them in a letter would take up 
too much space; if Mr. H. Bevan Swift is interested as a pur- 
chaser, I shall be pleased to show him, or any other interested 
purchaser, one of these sets at work, if he or they will com- 
municate with me through the Editors of this journal. 


Jos. W. Beswick. 
Rugby, November 9nd, 1990. 


Concerning a Review. 


There 18 а small point in Dr. Kapp's review of my little 
book on ''Continuous Current Machines," published in your 
issue of October 99th. 1920. to which T should like to draw 
attention. At the end of the review, Dr. Kapp says: '' We 
cannot, however, agree with him in the statement that. 
having worked out the brush contact resistance loss, we need 
not trouble about the effect of the brush friction loss. In 
his case he finds the former to be 1,400 watts, the latter he 
does not work out, bnt an doing so it will he found to be 
g&ymething between 400 and 500 watts. Possibly Dr. 
Kapp was led t^ make this remark from a statement of mine 
on p. 50: but if he turns to p. 59. he will find the brush friction 
loss worked out from a formula based on the coefficient of 
friction. the specifi^ nressure, the total brush surface, and the 
veripheral speed. The loss is found to be 495 watts, and has 
been rounded off to 500 watta. 

S. P. Smith. 


South Kensington. 
November 9nd, 1990. 


Power Factor from the Business Man's Point of View. 


T have read Mr. Turnbull’s third article published in your 
issue of the 99th ult., but it does seem to mo that the discus- 
sion has been side-tracked from Mr. Turnbull’s original object. 
which, to use his own words, was '' to put into the hands of 
the sales department 2 weapon bv which the man who is 
negotiating the price of energy could persuade the consumer 
. to. pay extra for enerev used at low P.F.” T have throughout 
in mv criticisms carefullv kept to the main issue, as. although 
the discussion on what ‘ wattless reallv is may interest the 
correspondents, T feel that the majority of vour readers would 
be more interested in something less elementary and more 

practical. 

Mr. Turnbull suggested the use of certain analogies with 
regard to which I have already expressed mv views (perhans 
rather forciblv), and I must sav that my views still remain 
. unaltered. Why I object to the banking analogy is, first, that 
it is quite inapplicable as a good analogy, and, secondly, that 


ing electricity. 


no one but a fool indulges in the transactions suggested by 
Mr. Turnbull, viz., to draw out from the bank £130 and 
immediately pay back £30; if Mr. Turnbull .were to 
this to а hard-headed business man, the result, I am 
would be very disastrous. | | i 

I cannot but feel, after reading the articles, that Mr. 
Turnbull does not speak from actual experience in dealing 
with consumers on this subject, and in support of this view 
may I ask him how he would explain the following simple 
and everyday problem to a consumer, which is one I have 
had to contend with on several occasions :— 

A consumer is charged on a К.У.А. demand basis, and takes, 
say, 1,000 x.v.a., of which 700 Kw. is true power and £00 
K. V. A. wattless. The object of visiting the consumer is to 
induce him to install а static condenser to improve the power 
factor from 70 per cent. to unity (I take unity as а matter 
of convenience only, аа generally it is inadvisable to go above 
95 per cent.). | 

According to Mr. Turnbull, without 8 condenser, in this 
example, wattless amounting to K.V.A. surges to and fro 
between the generating plant and the consumer в plant, or, as 
he would put it, actual power the equivalent of 300 K. v. A. 
is first generated by the alternator and then returned by 
the motors to the alternator. Supposing for the moment we 
accept this theory to explain power factor to the hard-headed 
business man, and follow it up with the numerous analogies 
quoted by Mr. Turnbull; then how will he explain to the 
consumer the function of, say, a static condenser connected 
to the mains at the consumer's premises between the motor 
load and the supply company’s generating plant (i.e., on the 
supply mains)? With such a static condenser . connected, 
to raise the power factor of the consumer’s load to unity, it 
follows that whereas on the motor side of the condenser the 
total load is still 1,000 RK. v. A., on the supply or generator 
side of the condenser the load is 700 kw. only. The surging 
back and forth between the generator and motors of the 
ЧӨ) K. v. A. wattless has suddenly ceased, due to the inter- 
position of a static condenser. Now, if Mr. Turnbull's ex- 
planation is correct, how is he going to explain to the consumer 
the dispersal of the 300 k. v. A. wattless which, in his analogies 
and elsewhere, he deems the equivalent of energy? It is 
certainly impossible to claim that the condenser disperses 
this in heat, as the temperature rise of a static condenser 18 
about 20 per cent. only, the rise being due to hysteresis losses 
only, and the static condenser certainly does not rotate. 

I think Mr. Turnbull would be very hard put to follow up 
his arguments, analogies, and deductions referred to in his 
articles to explain this problem, as it must be very obvious 
that the ‘‘ wattless’’ energy which he presumes to surge 
to and fro between the alternator and the generator can no 
longer exist, and, further, it is evident that the generator 
is quite unaffected by the 300 k. v. A. of wattless on the motors, 
and calmly continues to generate 700 Kw. only of true energy. 

If Mr. Turnbull will draw a small vector diagram repre- 
senting the conditions referred to in this example, he will 
see that the wattless component of the load which lags 90 
degrees behind the Е.м.Р. is exactly neutralised by the wattless 
leading component created by the static condenser, which is 
equal in value, but which leads the E.M.F. by 90 degrees; 
therefore these two components being equal and opposed 
neutralise one another. As I mentioned in my first criticism, 
I think Mr. Turnbull is hopelessly confused. between power 
and apparent power; one requires stéam or equivalent, the 
other does not. 

My criticisms to date have been, I am afraid, severe, and 
almost wholly destructive, but to remedy this I will try shortly 


uote 
raid, 


to write a brief article embodying constructive criticism and 


giving mv views on the subject generally, which I hope you 


will consider may be of some practical value to your readers. 


E. W. Dorey. 
Enfield. e f 
November 8th, 1990. 


[Subject to Mr. Turnbull's reply, this correspondence must 
now close.—Eps. EC. Rev.] . f 
Electricity Supply Without Statutory Powers. 


I am the engineer to the ————— Grammar School, and we 
wish to supply electricity for lighting, &c., to the town in 


which we are situated. No other electric supply exists in the 


district; the only other source of light for public use is that 
of the local gas company, which does not contemplate supply- 
Are we legally entitled to supply any 
customers who may ask for such supply? . 3 ie 


November 6th, 1990. | | | ' 


[Yes. Provided that no person. authority or company has 
obtained statutory powers to supply electricity in your dis- 
trict, vou are entitled to supply it to anyone who wants it. 


. You need not obtain the permission of the local authority 


unless you Wish to use underground cables, for which purpose 
leave to break up the road surface is necessary. If you use 


. overhead conductors, you will have to obtain wavleaves from 


landowners and tenants whose land you cross, but the local 
authority has no voice in the matter unless it happens to own 
the ‘‘ fee simple ” of a roadway crossed by your cables (rarely 
the case). 


+ 
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^" The Electricity (Supply) Act, 1919, has modified the posi- 
‘aon, in that if you intend to.install additional generating 
plant you. must now obtain the consent of the Electricity 
Commissioners to your scheme, and must comply with their 
requirements, which will not be onerous. You must also 
comply. with the regulations of the Ministry of Transport 
(formerly of the Board of Trade) if you use overhead wires 
and with those of the Postmaster-General.—Eps. ELEC. REV. 


Electrically Hardened Taps. 


We have read with great interest the note in your last issue 
giving the results of some life tests on taps made in America 
and heated respectively in а gas and an electric furnace. 

We note that the electrically heated taps show an increase 
of life of from 25 to 50 per cent. This would be very largely 
due to the reduction of decarbonisation, which is most easily 
effected in an electric furnace. 

We note that the electric furnace was fitted with а pyro- 
meter and recorder for operation on the Hump method. 
This would be of some assistance, but inasmuch as the 
" Hump " method only indicates the decalescence of the steel, 
and fails to indicate the completion of the transformation, 
which occurs at a temperature 15 to 30 degrees higher, it 
cannot be considered as more than & warning as to when the 
steel is approaching the completion of its change. 

The complete change is shown by the steel becoming 
entirely non-magnetic, and had an efficient and sensitive 
magnetic indicator been fitted, we should have been surprised 
indeed if more uniform and a still greater average life had not 
been obtained with electric heating. It is surprising how few 
people realise that the decalescence transformation and the 
magnetic change transformation are seperate and distinct for 
all steels. 

Automatic and Electric Furnaces, Ltd. 
BARFIELD, 
Managing Director. 
London, November 8th, 1920. 


Cost of Living in India. 


In reply to the letter in your issue of November 5th, by 
„M. I. E. E., | man whose salary in this country is £600 
yearly should double this figure in rupees monthly, if pro- 
ceeding to any of the larger towns in India. For instance, 
the equivalent in India to £600 per annum at home would 
be about rupees 1,200 per mensem, unless quarters were 

rovided, in which case the salary should be at least rupees 

,000 per mensem. 

In the case of a senior position, the wife's passage should 
be paid, and allowances made for children's passage, by his 
employers. . 

It is not usual to allow expenses for outfit, but one month's 
salary is usually paid in advance, before sailing. 

A man should have no qualms about taking his wife to 
Bombay with him, for he could live quite as cheaply in a 
boarding house or hotel as he could do were he keeping an 
establishment himself. | 


Agreements vary a good deal, and questions of illness are 
invariably covered in the. clauses. 

The question of clubs, &c., need not be oonsidered until 
one arrives in the country and makes friends. 

Each case needs considering individually, for conditions in 


different parts of India vary greatly. 


I should be pleased to advise your correspondent if you 
would put him into communication with me. 


Engineer. 
November 8th, 1920. | | 


LEGAL. 


ELECTRICIAN'S COMPENSATION CLAIM. 


SHERIFF MacDianMID, Airdrie, on Saturday issued an im- 
portant decision relating to an apprentice electrician's com- 
pensation claim. 

Pursuer, employed with the Baton Colliery Co., Ltd., was 
putting the earthing wire round the gate-end box, when he 
noticed dirt in the box. He was attempting to remove the 
dirt when current was switched on, and his hands were 
severely burned by contact with the live wire. 

The Sheriff held that in attempting to remove the dirt 
pursuer was obviously taking a very great risk, more especi- 
ally as he had no control over the current at the time, and 
knew that the time during which it would be off was not 
a fixed but a variable time, and that the taking off and 
putting on thereof might be practically instantaneous. He 
found that the accident did not arise out of the employment, 
and dismissed the claim. | 


G.P.O. v. A. H. HASTIE. 


AT the City of London Court, on October 98th, Assistant 
Judge Jackson heard а case in which the Postmaster-General 
claimed £2 4s. expenses from Arthur Hepburn Hastie, for 
removing a telephone from a house in Adelphi Terrace to 
another in Ennismore Gardens. 5 

It appeared that Мг. Навйе, on changing his residence, 
gave orders for the removal of an instrument and under- 
took to pay £2 14s., the standard charge for such removal. 
The Postmaster-General refused to comply with this order, 
and instead put in a new installation, and claimed that he 
was entitled to make э charge of £4 for а new installation, 
although only £2 148. was actually claimed. Mr. Hastie 
denied this. A witness from the General Post Office said 
that although only £2 14s. was claimed, it had been the 
invariable practice since 1915 to make an applicant for a 
telephone pay £4 before be was allowed to have a telephone 
at all, but he could not say whether there was any authority 
for this now permanent charge. 

Assistant Judge JACKSON held that the Postmaster-General 
had failed to carry out Mr. Hastie’s orders, and dismissed the 
action, with costs on the higher scale on the ground that the 
matter was one of public interest.—The Times. 
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Bankrupt Proceedings.—An application for discharge 


was made to Mr. Registrar Hope at the London Bankruptcy 
Court on November 3rd by E. D. Hawker and A. S. Finch 
(British Accessories Co.), late of 119, Pentonville Road, N. 
The Registrar suspended the discharge of the debtor Hawker 
for two years and a half, and the debtor Finch for two years 
on the grounds contained in the Official Receiver’s report. 

Henry TURNER, electrician, 81, St. Paul’s Road, Southsea, 
Hants.—The public examination of this debtor was held on 
November 1st, at the Court House, St. Thomas’s Street, Porte- 
mouth. According to his statement of affairs the liabilities 
amount to £94. ebtor commenced business in April, 1920, 
with £26 received as gratuity on discharge from the army. 
His disability pension of 15s. а week went into the business, 
and also £10 received from the Ministry of Munitions for an 
electrical invention. He attributes his position to losses on 
contracts in consequence of the increase in the cost of mate- 
rials between the time of the acceptance of tenders and the 
completion of the work. The examination was closed. 

T. McCLELLAND De BINGHAM, engineer, 3, Longridge Road, 
Earl's Court, S. W.—This debtor came up for public examina- 
tion on November 5th at the London Bankruptcy Court before 
Mr. Registrar Hope. The liabilities were returned at £1,529 
and assets, consisting of systems of wireless telegraphy and 
of locating submarines, value not stated. Questioned by Mr. 
W. P. Bowyer, Official Receiver, the debtor stated that he 
had failed on two previous occasions, viz., in July, 1894, and 
. November, 1906, respectively, and he had not applied for a 
discharge from either eset of proceedings. From the date 
of bis second failure until the outbreak of war he had been 
. engaged in experimenting and perfecting his own systems of 
wireless telegraphy. Witness carried on his operations under 
the style of the “De Bingham Wireless Telegraph Co.,“ 


with the aid of moneys obtaine dby him, amounting in all 
to upwards of £15,000, from persons to whom he gave under- 
takings either to transfer, or cause to be allotted to them, 
shares in a company or companies proposed to be formed to 
acquire his inventions. No company, however, was ever 
formed by him, nor had any part of the before-mentioned 
contributions been returned. In 1918 he adopted the style of 
the De Bingham Submarine Syndicate.“ and for its purpose 
he obtained sums amoung to about £1,245 from several 
persons (all but one being ladies). At the rising of the Court 
the hearing was adjourned for a fortnight. 

W. H. S. Warp, electrical engineer, 56, High Street, Acton, 
adjudication order November 3rd. : 

H. J. Monson, radiographer, 26, Manchester Street, W -- 
Receiving order made November 3rd on creditors’ petition. 
First meeting, November 18th. Public examination, January 
Zlst, 1921, both at Carey Street, W.C. | 

J. C. Тномѕом, electrician, lately electrical engineer and 
contractor, Station Street, Mansfield, Notts.—First meeting, 
November 17th at Official Receiver's Office, Nottingham. 
Public examination, December 2nd, at the Court House, Not- 
tingham. "E | e ie 


Company Liquidations, — RiGLiTE | MANUFACTURING 
Co., Ltd., electrical engineers, &c., 18, Cowleaze Road, Kings- 
ton-on-Thames. The creditors interested herein were called to- 
gether recently at the offices of Messrs. J. F. Legg, 11, Queen 
Victoria Street, E.C. The shareholders of the company had 
previoualy passed the usual resolution in favour of volun- 
tary liquidation, and appointed Mr. Legg as the liquidator. 
The statement of affairs presented showed liabilities amount- 
ing to 23.296, of which £760 was due to trade creditors and 
£1,083 was owing to the directors of the company for unpaid 
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salaries and interest accrued. In addition, there were three 
unsecured cash creditors whose claims aggregated £502, while 
debentures to the extent of £1,000 had been created. There 
were also fully secured creditors for £41, the securities held 
being valued at £67. The assets were estimated to realise 
£1,532, from which had to be deducted £207, preferential 
claims, leaving net assets of £1,325. The statement also 
showed that there was а liability on the part of the company 
of £2,000 in respect of an electric light invention. Against 
that liability it was stated that there was £2,000 due for the 
issue of 2,000 shares in the company. The latter was re- 
gistered in March of the present year with a nominal capital 
of £5,000, divided into shares of the face value of £1 each. 
In all 4,700 shares had been issued, and practically all were 
allotted for cash. The present position had been brought 
about through the falling off in trade, and it was pointed out 
that since its inception the company had paid no fees or 
remuneration to the directors. Mr. Legg further stated that 
in addition to being the liquidator of the company he. had 
also been appointed to act as receiver for the debenture 
holders. A suggestion was made that an independent liqui- 
dator should be appointed, but this was not agreed to, and 
after a short discussion it was decided to confirm the voluntary 
liquidation of the company with Mr. Legg as liquidator. 

EASTERN ENGINEERING & SUPPLY Co., Lrp.—Winding up 
voluntarily. Liquidator Mr. A. Hartley, 70a, Basinghall 
Street, E.C., to whom particulars of claims should be sent 
by November 22nd. Meeting of creditors November 15th, at 
9, Ironmonger Lane, E.C. 

British ELECTRICAL ACCESSORIES, Ltp.—Meeting of members 
called for December 15th at High Street, Skipton, to hear 
aD acount of the winding-up from the liquidator, Mr. W. A. 

udge. 

ELECTRO-CHEMICAL DEVELOPMENTS, Ltp.—Winding up volun- 
tarily. Liquidator: Mr. E. A. Ashcroft, 65, London Wall, 
E.C., who is authorised to carry into effect the agreements 
made with the Magnesium Metal Co., Ltd., and the Mag- 
nesium Chloride Co., Ltd. 


Dissolations of Partuership.— W. E. WEEKES & Co., 
electrical and telephone engineers.—Messrs. W. E. Weekes and 
C. H. Clarke have dissolved partnership. Mr. Clarke will attend to 
debts and continue the business. | ' 

HAMSON & TAYLER, mechanical and electrical engineers and 
motor-car proprieters, Hanham Road, Kingswood, Bristol.—Mr. 
H. P. Hamson and Mr. 8. A. Tayler have dissolved partnership. 
Mr. S. A. Tayler will attend to debts and continue the business in 
his own name, 


Trade Announcements. —“Z” ELECTRICO LAMP AND 
SUPPLIES Co., LTD., Standen Road, Southfields, announces that the 
company has been formed to carry on the sale of “Z” vacuum 
and gasfilled lampe and electrical appliances, including Electro- 
Jux " suction cleaners, on similar lines to that hitherto carried on 
by the "Z" Electric Lamp Manufacturing Co., Ltd. (in liquida- 
tion), and by arrangement with the liquidator it will be trading 
from November 1st from the factory at Southfields until the 
London offices and showrooms, 73, Newman Street, W. 1, are ready 
for occupation. Arrangements have been made with the liquidator 
for the company to act as sole selling agents for the sale of the 
old company's finished lamps and accessories, and the sale of these 
stocks will be immediately taken in hand. 

THE ARMATULE REPAIRING AND SUPPLY Co., LTD , electrical ard 
mechanical engineers, announces that larger premises have been 
secured, and that the new address will be Hafod Electrical Works, 
Pipe House Wharf, Swansea, to which all future work and corres- 
pondence shculd be sent. The telephone number and telegraphic 
address will remain the same. | 

Messrs. LAWRENCE REYNOLDS & Co., Colonial Chambers, 13, 
Orutohed Friars, E.C. 8, inform us that they have secured the sole 
selling rights for fire bars and mica elements from Messrs. The 
Automatic and Electric Furnaces, Ltd., Gray’s Inn Road, W.C. 


Catalogues and Lists.—MxssmBs. Jones &  PORDES, 
8, Crawford Passage, London, Е.О. 1.—Particulars of the Elba 
portable bell set for private houses, offices, &o. 

THE RECORD ENGINEERING Co, LTD., Tutbury, Burton - on- 
Trent.—Lesfi-t giving test records of the Silent Record petrol, 
paraffin, or gas engine. 

Mrssrs. ELECTRICAL CONDUITS, LTD, Birch Street, Walsall.— 
Two illustrated and priced lists (October 10th, 1920), dealing with 
lighting switches, lampholders, plug sockets, watertight fittings, 
and switches, &c., also fuseboards, wire, cable, stocks and dies, &o. ı 


Messrs. ELECTRIC Fires, LTD., King Street, Norwich.— IIlus- 


trated and priced catalogue, dealing with electrio radiators of 
various sizes and types. 

Messrs. Pope's ELECTRIC LAMP Co, LTD., Elasta House, 5, 
Arthur Street, New Oxford Street, W.O. 2.—A folder dealing with 
“ Elasta " drawn-wire electric lamps. Priced. 

Tug Parsons Мотов Co., LTD., Town Quay Works, South- 
ampton.—4A well-illustrated descriptive list (63 pp.) of marine and 
stationary oil engines. Each type is fully priced and all acceasories 
are listed. 

Tae GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E C. 4.—Dlustrated and priced booklet, No. H 2,380, 32 pp., which 
opens with sume notes on electric cooking in general, and on 
„Magnet domestic appliances in 1 Many of the heating 
and king devices illustrated will make seasonable gifts, and all 
appéal from the point of view of general usefulness. Also leaflet 


No. Н 2,379, illustrated and priced, dealing with a selection .of 
hot-plates and grids especially suitable for hotels and restaurante. 

Messrs. H. W. SULLIVAN, Winchester House, Е.С. 2.— Шов- 
trated and priced booklet, List W 2, 47 pp., dealing with all manner 
of inatruments and component parts of apparatus for the reception 
of wireless telegraphy. 

TEHE ARORA Co., Loughborough, Leioestershire.—Ilustrated and 
priced booklet, 16 pp., dealing with heating and cooking apparatus, 
and including new types of cooking oven and radiators. The new 
prices carry a trade discount of 25 cent., as recommended by 
the B.E.A.M.A. During the last six months the company has 
completed a new up-to-date factory. 

Messrs. BRITISH INSULATED & HELSBY CABLES, LTD., Prescot, 
Lancashire.— Leaflet comprising a list of the firm's manufactures, 
and giving the names and addresses of ite agents and branch offices 
throughout the world. 

THE STANTON IRONWORKS Co., LTD., near Nottingham.— Monthly 
stock list of cast-iron pipes. 

THE Ep180N SwAN ELEOr RIO Co., LTD., Ponders End, Middlesex. 
—Illustrated booklet, 15 pp., dealing with ‘ Ediswan-Aome” 
accumulators suitable for motor-car lighting as well as ordinary 


purposes. 


Book Notiees.—‘ The Mining Electrical Engineer.“ 
Vol. I, No. 1. tober, 1920. (36 рр.) 18. net monthly.—This is 
the firat appearance of the Journal of the Association of Mining 
Electrical Engineers, which, as many of our readers will remember, 
was formed as the outcome of correspondence in the columns of 
the ELECTRICAL REVIEW about 11 years ago. Under the editorial 
direction of Mr. E. Dinsdale Phillipe, the journal has made an 
excellent début, containing as it does a number of practical 
articles dealing with the important part played by electricity in 
modern mining. These articles inolude Small Pipe- Ventilated 
Motors," by Mr. W. de M. Landon; A New Electrically - Driven 
Winding Equipment at Kilton Collieries” (illustrated); and 
" Electric Signalling in Collieries (illustrated). Several pages are 
devoted to & record of the proceedings of the various branches of 
the Association, and a section, " Manufacturers’ Specialities,” 
illustrates switchgear, haulage gear, motors, &c. 

Technical Paper No. 168 of the Bureau of Standards, Colour 
&nd Spectral Composition of Certein High-Intensity Searchlight 
Arcs," Quantitative data are given on the colour and spectral dis- 
tribution of energy of some modern searchlight aros, together with 
spectroscopic analyses of the carbons, and methods of measurement 
are described. Anyone interested can obtain a сору by addressing 
а request to the Bureau of Standards, Department of Commerce, 
Washington, U.S.A. | 

"Slide Rules, and how to use Them." By Thos, Jackson. 
Pp. 30; figs. 16. London: Chapman & Hall, Ltd. Price 1s. 6d. 
net.—A useful little publication dealing with the general prin- 
ciples of, and the manner of using, the “Gravet rule, four types 
of log-log, and six different special alide- rules, and the Boucher " 
watch form of calculator. B 

" Electrolytio Medication (lonisation).” Rochester, N.Y.: 
Ritter Hi ns Manufacturing Co. (Inc.). Рр. 71; figs. 8.—An 
interesting little treatise presented to the dental profession not as 
a text-book, but as a concise explanation of the theory, technique, 
and clinical applications of electrolytic medication, electro- 
sterilisation, ionic medication, or ionisation as the subject is 
variously termed, a therapeutic agent which is proving very suo- 
cessful in dentistry and medicine. It is a comparatively new 
method of treatment in which drugs are introduced into the sub- 
cutaneous parts of the body by means of an electric current. 

Messrs. Benn Brothers, Ltd., announce that with the New Year 
they will publish ‘The Transport World: The Journal of the Road 
Carrying Industry,” a new weekly for all interested in motor road 
transport, A Freight Exchange Section will provide each week an 
immediate index of freight ready for delivery, and offers of trans- 
port in vehicles running to and from all parts of the country, The 
regular use of these columns by producers and oarriers should 
remove the chief hindrance to trade expansion by utilising the 
enormous Return Empty " mileage which is now lost. 

" Soience Abstracts, (А and В). Vol. XXIII. Part 9. Sep- 
tember 30th, 1920. London: E. & F. N. Spon, Ltd. Price 2s, 6d. 
each. 

„Industrial Gases.” Vol. І, No. 5 (34 pp.). Price la, post free. 
—The September issue of this journal contains illustrated articles 
on “The Effect of Aluminium in Cast-iron Welding Rods,” 
" Oxygen and Nitrogen Production in Germany," &0. 

" Metropolitan- Vickers Gazette,’ No. 91, contains a detailed 
description of а large blast-furnace charger, the continuation of the 
articles on feed heating and porcelain, and a note on current- 
limiting reactors. 


Electrical Supplies in South Africa.— The South Africa 
Mining and Engineering Journal for October 16th says electrical 
materials still continue to arrive, and full stocks are now held in all 
Jines. Although the tendency of prices at Home is to rise, no 
alterations in values have taken place locally. Stocks from the 
Continent соте much lower than from Britain or America, not- 
withatanding the inoreased cost of raw materials borne by Con- 
tinental manufacturers, as their labour troubles are not affecting 
them to anything like the same extent as they are making them- 
selves felt in Britain апа America. As an instance of this, English 
shades are ruling at from 4s. 6d. to 5s. 6d., as against 2s. 9d. for 
the Continental article. The latter may not be able to compete as 
regards finish with the British article, but contractors who have to 
out things fine have no alternative but to take the cheaper article, 
and the public is not too altruistic when its pocket is affected, 
Business continues fairly good in town and along the reef, 
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Lead Report.—Messrs. James Forster & Co., in their 
lead market report, dated November 6th, say: Closing prices 
last week were £36 5s. for October to £35 15s. for January. 
against £35 158. for November to £35 2s. 6d. for February at 
yesterday's close. The week has been again marked by 
scarcity of prompt lead, but forward positions have shown 
weakness through bear selling. ‘len shillings per ton for 
prompt over November shipment has been freely paid, and 
at the close yesterday there were buyers for October shipment 
at £36 58. with no sellers. (The Sth is the last day for de- 
claration against the previous month's contracts.) The selling 
on the Metal Exchange has been chiefly for next year, the 
lowest prices accepted being £34 17s. 6d. for March, £35 for 
February, and £35 5s. for January. 

Messrs. G. Cawson & Co. say: Stocks were drawn upon last 
month by nearly 4,000 tons, and the quantity available is 
now much reduced, the bulk of which is held ott the market. 
It is just possible that the shortage in November may be 
quite as severe as in October. Forward lead has been pressed 
for sale speculatively, and some low prices have been accepted 


Siemens-Schuckert Steel Works.— The latest scheme in 
Germany is the proposed establishment of a community of 
interests in some form or other between the Siemens & Halske 
Co. and the Sieinens-Schuckert Co. on the one hand, and the 
Deutsch-Luxemburg-Gelsenkirchen Mining and Iron and Steel 
Works on the other, through the pooling company formed by 
these two companies under the title of the Rhine-Elbe-Union. 
The moving spirit in the matter is Herr Hugo Stinnes, who 
desires to secure definite and permanent markets for the pro- 
duction of the two companies; while the electrical firms wish 
to ensure the delivery of steel sheets, wire and other steel pro- 
ducts on favourable terms without having to consult the 
market. After the observations made at the recent meetiny 
of the A.E.G. concerning the attitude of the steel makers, it 
is scarcely surprising that the Siemens group is taking the 
initiative in the matter of securing independence of the maxi- 
mum prices fixed by the l'ederation of the Steel Industry. 
The latter is certainly able to dictate the prices to be charged 
as between makers and customers, but with the formation of 
a community of interests between steel makers and electrical 
firms, the deliveries by the former to the latter would assume 
the form of one department of an undertaking supplying pro- 
ducts to another in the same undertaking, and would thus 
escape the control of the Federation. It 18 understood that 
there is no question of the Siemens group intending to relin- 
quish its independence. Yet at the back of this scheme and 
the many others now under consideration there lies the threat 
of nationalisation, which 1t 1s hoped to avert or at all events to 
render so difficult of accomplishment as not to be worth pro- 
ceeding with under the rapidly changing circumstances in Ger- 
many. 


International Exhibition at Lima, Peru.— Land in the 
business district of Lima has been set aside by the Government for 
the site of the International Industrial Exhibition, and a building 
for the Peruvian Centenary Celebration, which will be held next 
year. A contract las been awarded for the oonstruction of the 
buildings, and work will commence immediately; it is expected 
that it will be completed by next May. American Government 
representatives at Lima have already taken tentative options on 
10,000 sq. ft. of floor space. Reuter’s Trade Service (Lima). 


Shipping, Engineering and Machinery Exhibition, 1921. 
—This exhibition will be held at Olympia, from September 7th to 
September 28th, 1921. Priority is to be given to British exhibitors, 
especially those showing machinery in motion, &o. 


The Cost of the Coal Strike, — In the House of 
Commons on November 8th, in reply to Sir James Cory, Mr. 
Bridgeman (for the Department of Mines) stated that the loss in 
coal output through the coal strike was estimated at from 
13,000.000 to 14,002,000 tone, and the loss in wages to the miners 
‘at £14,000,000 to £15,000,000. It would appear probable that 
consequent on the strike the total increase in the number of un- 
employed (Apart from those employed at the coal mines) could not 
have been much less than 350,000.— Financial Times, 


Wages In the Engineering Industry.— The negotiations 
on the claims of the Amalgamated Engineering Union for an 
increase of 6d. an hour have been proceeding smoothly with the 
employers. The Union has stated its case, and the employers 
will, it is expected, give their considered reply at a conference 
arranged for November 17th.— Birmingham Post, 


Concert.— The annual concert of the Halifax Cor- 
poration Tramways and Electricity Employés’ Society waa held last 
week, at the Victoria Hall, and was a decided success. The 
proceeds are in aid of local charities and of the employés' benevolent 
fund. The Tramways Glee Party rendered good service. е 


Employment In Lead Processes Bill.—The Women and 
Young Persons (Employment in Lead Processes) Bill passed through 
Committee of the House of Commons on Friday last week without 
amendment, and was read & third time. 


Miaimum Wages Bill.—In the House of Commons on 
Monday last, Mr. Lloyd George stated that it would be impossible 
this session to proceed with the Minimum Wages Bill. It waa the 
intention of the Government to proceed with it next session. 


Forthcoming Exhibltions.— The following exhibitions 
аге being organised :— | 

Cardif.—Jauuary 26th—February 5th, 1921.— Health and 
Homs Exhibition (see ELECTRICAL REVIEW, October 22nd). 

London.—February lCth—26th, 1921.—''Efficienoy " Exhibition 
at Olympia (ELECTRICAL REVIEW, June 25th). 

Lindon —June 3rd—17th, 1921.— Rubber Trades, at Royal 
Agricultural Hall (ELECTRICAL REVIEW, April 9th). 

London, Glasgow, and Birmingham.—February 21st —March 
4th, 1921. — British Industries Fair (ELECTRICAL REVIEW, 
August 13th, September 24th, Octobe: 8th). 

London, — 1923, — British Empire Exhibition. (ELECTRICAL 
REVIEW, May 14th, June 11th, September 24th, November 5th). 

London,—Jan. 5th—6th, 1921.—Physical Society's Exhibition. 
(ELECTRICAL REVIEW, November 5th). 

Lmdon.—Septemb:;r 7th—28th, 1921.—Shipping, Engineerin;, 
and Machinery Exhibition, at Olympia. (ELECTRICAL REVIEW, 
November 12th). 

London.—November 29th—December 4th.—Advertising Exhibi- 
tion at the White City. 

London. Cycle and Motor-Cycle Show at Olympia, November 
29th—December 4th. 

Manchester.—Toy aud Fancy Goods, January 8rd-14th, 1921. 

Brussels.—Commercial Fair (International), April 4th-20th, 1921. 

British Dominions. — 1921.— Dominions Touring Exhibition 
(South Africa, New Zealand, Australia, and Canada). —(ELECTRICAL 
REVIEW, March 26th, August 6th). 

Lima, — 1921.— International Industrial Exhibition. (ELEc- 
TRICAL REVIEW, November 12th). 

(shent.—April 16th—June 14th, 1921.—International Exhibition 
of Architecture, Building, and Kindred Industries. (ELECTRICAL 
REVIEW, September 24th). i 

Peking. — 1921. — International Exhibition. — (ELECTRICAL 
REVIEW, September 10th). 

South Africa.—Chemical, Metallurgical and Mining Exhibition 
in Johannesburg, from Wednesday, March 9th to 16th, 1921, 
inclusive. 

Icela nd. — World's Fair, June, 1921. 


The Institate of Cost and Works Accountants. — 
Arrangements have been made to hold the examination, in con- 
nection with this Institute on December 6th and 7th, in London, 
Manchester, Birmingham, Glasgow and Sheffield. Forms of appli- 
cation and further particulars may be obtained from the Seoretary. 


Copper and Lead Prices.—Messrs. F. SurrH & Co. 
report November 9th, copper (electrolytic) bars, £102, £3 inorease ; 
ditto sheets, no change; ditto wire rods, £118, £3 inorease ; ditto 
H.C. wire, 4d., id., 1d. increase. 

MESSRS. JAMES & SHAKESPEARE report November 9th, copper 
bars (best selested), sheet and rod, £152, £3 increase; English pig 
lead, £37, 5s. decrease on last week's prices. 


Anti-Domping.—The President of the Board of Trade 
recently stated that the Government intended to introduce legis- 
lation with a view to the prevention of dumping as early as 
possible. The subject of Merchandise Marks will also receive 
attention. It does not appear probable, however, that any effective 
steps will be taken before next year. 


Polish Cable Company.—The Deutsche Zeitung, learns 
that a cab'e company, the Kabel Polski, has been formed at 
Bromberg, with a capital of 20 million marks. The technical 
direction of the concern has been placed in the hands of the former 
vioe-director of the Deutsche Kabelwerke at Berlin. The object of 
the company is to render Poland independent of the German cable 
subvention.— Reuter's Trade Service (Berlin). 


Foreign Samples Exhibition.— The Foreign Samples 
Exhibition of the Department of Overseas Trade will be opened in 
the Old Bailey on November 23rd by Mr. Kellaway. There are 
160,000 samples of goods manufactured abroad in competition 
with British industries. 


Swedish Import Daties on Electrical Goods.—The 
Swedish E ectric Industries Association has addressed a petition to 
the Government urging an immediate increase in the Customs 
duties levied on imports of articles manufactured by foreign 
eleotrical industries,——/isuter’s Trade Service (Stockholm), 


Inter-works  Football,.—Messrs. Dick, Kerr & Co.s 
team, Preston, has been drawn to play Coventry Ordnance Works 
in the semi-final tie for the Sir Chas. Ellis Cup—an inter-works 
competition in connection with the English Electric Co. Last 
year's winners were Dick Kerr's, who are meeting the Coventry 
Eleven on November 13th. 


Swedish Glow Lamps. — Th» A.B. Skandinaviska 
Glodlampfabrik and the A.B. Elektraverk, of Stockholm, have 
made representations to the Government asking for the restoration 
of that measure of Customs production which existed before the 
war, but which has been destroyed through the depreciation of 
foreign currency, which facilitates foreign competition in Sweden. 
If the import duties are not increased in proportion to the decline 
in money values, the companies state that they will be compelled 
wholly to cease production. Substantial restrictions in working 
have already taken place. a number of workers have been dis- 


charged, and the remainder are working chiefly for stock. 


Russian Lamp Orders.— Тһе representative in Berlin 
of the Soviet Government is reported to have been authorised by 
the commissariat for foreign trade to purchase in Germany 
1 300,000 Osram lamps, and 250,000 other types. X. E 
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Trade with Guatemala,—H.M. Minister, Guatemala, 
states, in а recent letter to the Department of Overseas Trade, that 
conditions are about to be very favourable for British trade, pro- 
vided that British merchants and manufacturers are alive to their 
opportunities. The new Government is reported to be strong, 
energetic and businesslike, and it is considered that a very 
promising future is now opening for the Republic in question. 
There is a great demand for English machinery and for all kinds of 
tools. Catalogues should be addressed to Sr. Ministro de S. M. 
Britanica, Ciudad de Guatemala, Republica de Guatemala. 


British Industries Fair (Birmlugham).— The following 
electrical firms taken space up to November 2nd : - Messrs. 
Berry's Electric, Ltd., Edison Swan Electrio Co., Ebonestos Manu- 
facturing Oo., Etna Lighting and Heating Co., Donovan & Co, 
Edgar A. J. Hooper, Ltd., Improved Solidite Co., Ltd., Ironclad 
Switchgear Manufacturing Co., Ltd., O. H. Parsons, Ltd., Premier 
Electric Heaters, Ltd., Sutcliffe. (of Crumpeall), Ltd., Semaphore 
Manufacturing Co., Townshends, Ltd., J. H. Tucker & Oo., Ltd., 
Watertight Fittings, Ltd., William Sanders & Co., Mark Webber, 
Ltd., Electrical Conduits, Ltd., F. & О. Osler, Ltd., Siemens Bros. 
and Co., Ltd., Wm. Modeoch & Co., Ltd., Simplex Conduite, Ltd. 


A Trade Biack-List.—The question whether a trade 

can legally insert in a "stop list" the name of a firm 

alleged to have transgreseed some regulation of the association, is 

the subject of an action now being heard by the Court of Appeal. 

It is said to be one of the most important oa-es that have arisen in 

recent years in connection with the methods of protection adopted 
by combinations of manufacturers. 


Peaceful Penetration.—A correspondent has sent us a 
letter which is being circulated to power station engineers by a 
Swedish firm—a branch of the A.E.G.—and offers ampere-hour 
meters at low prices from stook in Stockholm, as well as from 
our stock in Berlin, meters provided with English nameplates.” 
Delivery within two weeks is offered. 


Canadian Trade.—Canadian importe from the United 
Kingdom daring the 12 months ended on September 30th amounted 
in value to $138,288,000 (about £28,800,000 at par) more than in 
the preceding year, while exports to the United Kingdom were 
$174,000,000 (286,200,000) leaa.— 7ле Times, 


Lyons Fair.—It is reported that 900 exhibitors took 
part in the Lyons Autumn Fair, a smaller number than on previous 
ns. Buyers also were less numerous. 


Strike in Germany.—A strike of 300 electricians and 
draughtamen has caused the closing of the Borsig works at Tegel, 
throwing 5,000 men out of work. It is said to be due to political 
motives, to prevent the dispatch of electrical plant worth 
500,000 marks to Hungary, on the ground that that country is 
supporting Poland against Russia. 


Electric Light Switching Examinations, —M xssns. A. P. 
LUNDBERG & SONS have sent us the report of their examiner, 
Mr. W. H. Bray, A. M. I. E. E., on the seventeenth examination, the 
results of which appear in our advertisement pages to-day. The 
numbers of successes and failures are about equal, the standard 
being maintained at a high value. One examinee has eqnalied a 
previous record by securing first place in the three grades of 
successive examinations, We shall refer to the subject at greater 
length in a later issue. 


. Trade with Canada.—Mr. F. W. Field, Н.М. Trade 

Commissioner at Toronto, who has recently arrived in this country, 
is at present at the Department of Overseas Trade interviewing 
firms in London who are desirous of obtaining information as to 
the possibilities of extending their trade in Canada. London firms 
who are desirous of consulting him should communicate with the 
D.O.T., 35, Old Queen Street, S.W. 1. He will subsequently у:віб 
some of the leading industrial centres. 


For Sale.—Messrs. E. MirCHELL & Sons will sell by 
auction on November 29th and the following days at the Duchy of 
Cornwall Mines, Hingston Down, Gunneslake Cletters, and Kit 
Hill United, Cornwall, the whole of the mining machinery, 
plant, &o., including electric generators, dynamos, accumulators, &o. 
For full particulars, see our advertisement pages to-day. 


New Magneto.— Bulletin No. 206 of the British 
Chamber of Commeroe—Paris (Inc.) states that the Chamber has 
received information regarding an improved and simplified 
magneto, and will be pleased to place interested members in com- 
munication with the makers. 


LIGHTING AND POWER NOTES. 


Birmingham.—Coat SHonTAGE.—The Electric Supply 
Committee issued, during the week-end, an appeal to the public to 
exercise the utmoat economy in theuse of electricity. Quantities of 
coal have had to be drawn from stock since the beginning of the 
strike, and it is necessary that these withdrawals should be replaced 


before the winter loads have to be met. If the ооа! deliveries 
expected were made, consumers were to be given their full supplies 
from Tuesday. If the coal did not arrive, the small reserve stock 
would be used up and the risk involved would bs taken. 


Bradford. — DEVELOPĮmENTS. — On the occasion of a 
visit to the Corporation electricity works, last week, by the Brad- 
ford Textile Society, Mr. Thos. Roles, city electrical engineer, gave 
an address on the history, achievements, and prospects of the 
undertaking. The occasion was particularly interesting in that the 
President of the Society (Mr. Wilfrid Turner) is aleo chairman of 
the Electricity Committees; but, unfortunately, he was unable to 
attend. Mr. Roles bore witness to the enthusiastic support of the 
chairman and members of the Committee ever since Bradford had 
such a body, and remarked that in 1883, within a year of the 
Electric Lighting Act being passed, Bradford had a provisional 
order for municipal supply, and the works were opened in 1889. 
Mr. Roles mentioned that much of the original plant was still 
running. In recent years there had been great developments, 
especially in heating and cooking ; there were hundreds of electrio 
fires in use in the city, and cooking apparatus was in increasing 
demand ; the cooking for the men at the works had been done by 
electricity for 10 years past, The demand for electricity for power 
in the textile industry had grown greatly, and already 100,000 spindles 
and some 4,000 looms were electrically driven. Several new sheds 
now being erected were to have electric power. The demand of 
the textile trade was equal to 8,610 kw. Of the £1,815,000 capital 
expended on the undertaking in its 31 years’ history, £659,000 
had been paid off. Developmenta about to be made would bring 
the capital expenditure up to £2,000,000 ; the inoome last year 
was £329,000, and it was expected to reach £400,000 this year. There 
were 6,429 consumers, 1,000 having been added during the past year. 
A new boiler house was to be built, at a cost of £800,000, to be 
completed in 12 months. The four water-tube marine-ty pe boilers 
would have a ateaming capacity equivalent to that of 35 Lancashire 
boilers. А new 12,000-Kw. generator had just been installed, and 
another to be provided would bring the capacity up to 50,000 Kw. 
The works had originally been designed for 5,000 kw. Such plant 
would probably meet all Bradford's demand for five or six years. 
Beyond that it was very doubtful whether Bradford would be 
allowed by the.Commissioners to build & new station, and the 
probability was that the city would draw its further supplies from 
the super-station for the Aire and Calder district. Probably that 
super-station would be commenced during the next two years. He 
did not suppose one such super-station would eventually be 
sufficient for the area, and other stations would hsve to be erected 
from time to time. At these stations the individual generating sets 
would probably be of 25,000 to 30,000-Kw. capacity, as compared 
with Bradford's present largest set of from 12,000 to 15,000 Kw. 


Cheriton (Kent).—Srreer  LicHTING.—The Urban 
District Council is to have converted from gas to electricity 27 
public lamps on the cable route. 


Church Stretton. — STREET Ілантімо. — The Urban 
District Council has made arrangements with the Church Stretton 
Electric Supply Оо. to light extra lamps by electricity during the 
three seasons 1920 —1923, at a charge of £5 10s. per lamp. 


Darlington. — WonKrNa Costs.— The Town Council 
Electricity Committee, on November 4th, recommended that the 
manager should be allowed & bonus of 5 per cent. on any reduction 
in the working oosts effected below those which obtain in other 
municipal supply undertakings. 

PRICE INOREASE.—Dealing with a recommendation that the 
charge for electricity should now be 44d. per unit, this being an 
inorease of jid. per unit, Sir Oharies Stormer said the Com- 
mittee had thought it would be able to finish the year without 
inoreasing the oost, but it had been unable to do so. Before 
the war the charge was 34d. There were only two places supplying 
electricity at less than 44d., and they were Middlesbrough and 
Burnley. Middlesbrough had a pre-war contract with the Power 
Co. to supply electricity at 4d., a contract made when Darlington 
was only charging 34d., and when that contract expired it would 
have to face a very large increase, for the same company was 
supplying Newcastle at 54d. per unit, and it was hardly conceivable 
that Middlesbrough would not have to pay the same. The report 
was adopted. 


Dubila.—SuPPLY Restrrictions.—The continued coal 
shortage is causing the Corporation Electricity Supply Committee 
a good deal of anxiety just now. Mr. L. Raul. chairman of the 
committee, has issued a letter in which he says that. notwith- 
standing the coal strike settlement, the shortage will be felt for 
many months, The active co-operation of electricity consumers is 
immediately essential in order to enable the department to avoid a 
stoppage. At present rates of consumption the supply will last 
only two weeks, if no fresh supplies are feoeived meantime. The 
hours during which special economy is necessary are from 4 to 6 
o'clock in the afternoon. Between these hours electricity users 
should adopt the following suggestions : —" Power users to take off 
all machines possible between the hours of 4 pm. to 6 p.m. 
Lighting consumers to cut off all display lighting of every kind 
between these hours, and to reduce all ordinary lighting between 
4 and 6 p.m. by at least 50 per cent. All radiators and other 
apparatus to be kept off between the hours specified.” 

Should the military Curfew Order, now in operation from 12 
midnight to 3 a.m., be extended, as expected in some quarters, so 
as to operate from 10 p.m. to 3 a.m., public electric lighting will 
be further curtailed, all lighta being extinguished at 10 p.m., under 
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the Corporation regulation, which provides that absolute darkness 
should reign during curfew, or, in other words, that no facilities 
should be given to the military patrolling the streets, or engaged 
in raids for arms, &c, 


Dungiven (Co. Londonderry).— FinE.— The electric 
generating station ereoted by Mr. А. Temple, J.P., some 10 years 
ago, has been destroyed by fire. 


Continental —GERMANY.— In consequence of a sudden 
strike of hands at the municipal electrical stations, Berlin 
was on November 7th without tramoars and for the moat 
part without artificial light. The deprivation of light was 
acutely felt in some hospitals, where it was found impossible 
to perform urgent operations. Work on the Underground 
Bailway was endangered by the stoppage of electrical pumps, 
and the rising water is said to threaten houses in the 
neighbourhood with ccllapse. Most of the newspapers failed to 
appear. As the intervention of technical emergency volunteers 
always causes bad blood among the workmen, this body was not 
called in until the evening was well advanced, and as the fires 
were out and the boilers cold its activity was not of much avail. 
Later it was agreed by the men to keep going most of the vital 
services, such as those which supply the hospitals, public buildings, 
and street lighting. The strike concerns wages, and is caused by 
the precipitate rejection by one small group of the arbitration 
award affecting all classes of municipal workmen. 

The atrike on November 6th extended to the tramways, which, 
owing to the lack of electricity, had to cease running. According 
to the Berliner Tageblatt, the tramway workers came out in 
sympathy with the electrical strikers, who are also said to have 
approached the railwaymen with a view to inducing the latter to 
join them.— Reuters Trade Serrice (Berlin). 


Giffnock. — Ілонтіха  ScHEME.— The Clyde Valley 
Electric Power Co. is to introduce electric lighting into Giffnock, 
an important suburb of Glasgow. 


Kelghley.— Loan.—The Town Council last week decided 
to make further application for power to borrow £30,000 for the 
requirements at the electricity works. А sum of £9,000 relates to 
excess expenditure ; £1,000 on converting plant ; £800 on a water- 
tube boiler ; $7,200 on boiler-houee equipment ; and the remaining 


£21,000 is estimated expenditure, during the next two years, on . 


new mains (£10,000), meters on hire (£3,000), services (£5,000), 
and sub-station equipment (£3,0€0). 


Kirkburtom. — ELECTRICITY SCHEME. — The District 
Counoil, last week, agreed to support an application by Huddersfield 
Corporation for power to supply electricity for light апа power in 
the Kirkburton district, subject to the Corporation paying the costs 
and on the assurance that the mains would be laid within 12 to 
18 months after consent had been given. 


Lincola,—EXTENSIONS.—On November 4th, the Town 
Clerk announced the receipt of the sanction of the Electricity 
Commissioners to the borrowing of £11,260 for new electrical 
generating plant, foundations, &c., the loan to be repayable in 10 
years, and £1,500 for switchgear, repayable in 20 years. 


London.—BERMONDSEY.—At a recent meeting of the 
Borough Council, Alderman H. R. Trott advocated the reduction of 
overtime work in municipal offices. He referred to the electricity 
department in which the normal week consisted of 47 hours. One 
man received in a recent week a wage of £5 5s. ld., and £10 188. 4d. 
overtime ; two men whose wages were £5 Ов, 8d. each, received 
£10 Ов. 3d. and £8 19s, 6d. extra respectively ; four fittera’ mates, 
whose wages were £4 889, 4d. each, had as overtime pay £9 8a. 7d. 
in two cases, £9 4s. 6d. in another, and £8 3s. 114. in the fourth 
case. 


Lurgam.—Nxw Stration.—The Urban Council has 
adopted a recommendation that the new generating station in con- 
nection with the public electric lighting scheme should be placed 
in the gasworks yard, the manager of the gasworks, Mr. J. A. 
Tallintine, to be paid 24 per cent. on the engineering work, based 
on the capital expenditure, 


Marsden, — Exvert Apbvice. — The Urban District 
Council has asked Mr. J. E. Schofield, electrical engineer, of 
Bradford, to fully investigate and report to the Council upon the 
scheme of Councillor G. H. Whiteley, for electric lighting. А 
further interview is to be arranged with the Electrical Distribution 
of Yorkshire, Ltd, relative to its proposal to include Marsden in 
the area for which it desires to obtain powers to supply electricity. 


Mersey and West Lancashire Electricity Dlstrict.— 
Asking that it be allowed until March 3lat next to prepare and 
put forward an electricity scheme, the Birkenhead Corporation has 
written to the Electricity Commissioners objecting to the inclusion 
of Birkenhead in the proposed area to be called the Meraey 
and West Lancashire Electricity District. (See p. 106 of our 
July 23rd issue.) 


Mitcham.— Hovsina Scueme.—The Urban District 
Council has asked the Ministry of Health to grant permission for 
electric light to be installed in the Western Road houses, in 
preference to gas. The estimate for electricity is £2,637 128. with 
overhead cables, and £880 more if the cables are underground, and 
1 8 for gas £2,352 16s., plus £52 108, if coppers are heated 
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Nelson. — BREAKDOWN.— A serious mishap, involving 
considerable damage, ocourred at the electricity works last week. 
One of the large generators, which it was intended to replaoe at a. 
later date, completely collapsed owing to the breaking of a orank-. 
shaft. It is stated that the damage is irreparable. Owing to the. 
timely help of the Colne and Burnley electricity departments, there 
was no stoppage of the tramway.syatem, bat the supply of eleo- 
tricity for lighting and power purposes was suspended for twc 
hours. Arrangements have now been made for Colne and Burnley 
Corporations to supply electricity to Nelson Corporation for its 
tramway service. 


Newport (Mon.).— YEAR'S WonkING. тһе total revenue 
of the electricity department for the year ended March last 
was £100,001, compared with £80,083 for 1918-19. Working expenses 
amounted to £66, 491, as against £54,696 last year, leaving a gross- 
profit of £33,510 (£25, 387). Interest, sinking fund, &o., charges 
absorbed £24, 699 (£22,318), making the final result а net profit of 
£8,811, more than double the previous period's figure— £3,069. 


Rathmines (Doblin).—BoLtk SuPrPLy.—The Lighting 
Committee's report states that the Dublin (Electric) Tramways Co. 
is unable to assist in the extension of the electrical plant. Dublin 
Corporation could give a small supply from the Fleet Street 
atation, but if more were required, it would be necessary to go to 
the Pigeon House station, which would be very costly. The 
Committee's recommendation was that the engineer be asked to 
advise on obtaining & supply in bulk. 

PRICE INCREASE.—The Urban District Council] has given 
notice that the charge for energy for heating and domestio 
purposes will be increased to 44d. per unit, as from the commence- 
ment of the March quarter, 1912. 


Skipton.—BULK SUPPLY. —In connection with the 
inquiry from the District Council whether Keighley Corporation 
would supply Skipton with electricity, it is stated that possibly 
some of the industrial villages between the two towns would take 
а supply under such a scheme, The Electricity Commissioners, it. 
appears, suggested that Skipton Council should apply to the 
Yorkshire Electric Power Co. for energy, but the Council seems 
rather to favour getting а supply from Keighley. 


Stockton-on-Tees. — Loan Sanction. — The Town 
Council, on November 2nd, reported that a oommunication had 
been received from the Electricity Commissioners giving permission. 
to borrow £38,647 in respect of the electricity works. The Cor- 
poration asked for £51,750, and the Commissioners pointed out 
that whilst they had allowed 80 per cent. of the estimated amount 
required, they would be prepared to consider further requirements 
when the actual expenditure had been ascertained. 


Torquay.— New STaTion.—After hearing a report from 
its consulting engineer (Mr. C. H. Wordingham), the Town Council 
on Tuesday accepted the recommendation of the Electricity Com- 
mittee to erect a power station at Newton Abbot as being the most 
suitable and economical site for the purpose. The possibility of 
the Great Western Railway electrifying ita branch lines at Newton 
Abbot was mentioned. Mr. Wordingham regarded it as unfair on. 
the part of the Electricity Commissioners, and contrary to their 
avowed policy, to call upon Torquay to bear the whole of the coats 
of the erection of the station. He would endeavour to secure 
information as to the motives of the Commissioners in making the 
proposal. It was estimated that a station to supply Torquay alone 
would cost £150,000, and that to make the necessary provision, 
would involve a 3s, rate. A comfortable way out of the financial 
difficulty was suggested in the advance uf loans by the Commis- 
sionera for short periods, and finding a syndicate to build a station 
and sell the electricity produced. 


Turton.—LoAN.—Not having received approval from the 
Commissioners to an application for leave to extend the existing 
electricity works, the clerk of Turton District Council arranged 
an interview with Mr. Page, and the case was fully discussed and 
provisional sanction was given. Formal sanction has since been. 
received to borrowing £17,000 for 25 years, 


Warrington. — Position or UNDERTAKING. — Within 
the next three or four years, said the chairman of the Electricity 
Committee, at a recent meeting of the Town Counci), Warrington 
would have to decide the important question whether it would 
put down transformers for the purpose of reducing energy 
obtained from Liverpool or some other central p'ace to a voltage 
suitable to the requirements of the district, or wi ether Warrington 
would be considered of sufficient importance to become а link in 
the chain of electrical generation. He hoped that Warrington 
would fall into line with other towns and cities, and realise the 
ideal of the better utilisation of waste heat, together with low 
temperature carbonisation plant so as to accomplish generation 
with such economy that every house might be supplied with elec- 
tricity. The Electricity and Tramways Committee has decided to 
defer the question of obtaining loans for sub-stations, transformers 
and services, as well as the report on tenders for turbo-alternators. 

ELECTRIC Мотов RENTS.—The Town Council has been discussing 
a proposal to increase the rent of electric motors hired from the 
Corporation, as at the present time, according to one member, it 
paid manufacturers to hire from the Corporation rather than buy 
motors of their own. The life of the motors, which cost from £20 
to £30, was only ten or a dozen years. In reply, it was said that 
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thé local electrios! undertaking was coming to the stage that if 
there was a loas then the publio had to meet it. The hiring 
charges had been revised, but if higher charges were wanted that 
could be seen to. Several undertakings had been deferred for the 
time being, owing to the difficulty of getting money. 


Watford. — Loan SaNcrion.—The Urban District 
Council has received sanction to a loan of £18,420 for mains, 
services, awitobgear, transformers, and meters. ` 


‘Whitefield.—Street Liautina.—The Lancashire Elec- 
trio Power Oo. has given notice to the Urban District Counoil of its 
intention to terminate on June 30th next the contract for street 
lighting. The Council is to consider the question in March, | 


TRAMWAY AND RAILWAY NOTES. 


Australia, —MELBOURNE.—The trials of new electric 
trains on the Williamstown line in August were not wholly 
sucoemsful, according to the Melbourne Age. It was proposed 
to run them in accordance with the standing steam loco- 
motive schedules, The first two trains completed the journey 
successfully, but the third caused a breakdown. The middle 
pantograph caught up in the trolley wires, tearing them away for 
a distance of about 200 ft. It is thought that the entangling of 
the pantograph was due to the excessive rolling of the train 
heightened by a strong wind. | VM 

Совт oF RAILWAY ELECTRIFICATION.— Speaking іп the House 
of. Assembly, the Treasurer of Victoria, Mr. MacPherson, eaid he 
had received from the Victorian Railways Commissioners & oom- 
munication which showed that the cost of the suburban railway 
electrification scheme would exceed the original estimate of 
£ 1,106,000 by 42,000,000, The scheme was approved in 1912. 
Tne expenditure up to August 31st, 1920, was £3,689,000, and the 
approximate cost of completing contract commitments would be 
£1,610.000. This made the probable oost of the scheme when oom- 
plete 2 5,200,000, or broadly $2,000,000 more than was estimated in 
1912. The additional expenditure due to war conditions, the Com- 
missioners put down at 3 1, 000, 000, and the additional Custom 
duties, not contemplated when the original estimate was made, 
3250, 0C0. The preference to British and Australian manu- 
facturers, consequent upon the cancellation of American contracts, 
cost £100,000, and additional works, not provided for in the 
original scheme and plans, and "only rendered possible by the 
advance in engineering science,” accounted for £550,000. Other 
works and minor adjustments accounted for £200,000.— Reuter's 
Trade- Service (Melbourne). | 


Belfast.—cTRaAwwaY LossES.—Àt a recent meeting of 
the Tramways Sub-Committee, Councillor Turner presiding, Mr. 
J.S. D. Moffett, general manager, submitted his traffic revenue account 
for the five months ending August 21st. This showed that, after all 
charges had been allowed for, there was a deficit of £9,924 for that 


period. The surplus for the corresponding period last year was 


£20,543. In April, May, and June the outlook was promising. 
Falling off took place with the outbreak of the labour troubles 
and the introduction of the Curfew Order. A Sub-Committee was 
appointed to go into the finanoe of the undertaking, make a report, 
and submit a supplementary estimate for the coming six months. 
In the meantime the Ministry: of Transport is te be asked for 
permission to increase the minimum fare, which at present is 1d. 


` Beltos.—WaGcrEs.—A mass meeting cf tramway employés 
has protested against the alleged delay of wage applications, 
which it was atated are put off from time to time, They state that 
they have received increases of 125 per cent., whilst the cost of 
living has gone up 170 per cent. The question was deferred until 
the National Industrial Council meets on November 12th, 


Bradford.—New  RAILLESS CAR.—À trial trip was 
run, on November 3rd, with an entirely new type of railless car. 
The car has been designed and built at the Thornbury works of 
the Corporation tramway department. The two new features are 
a . covered top deck, accommodating 26 passengers, whilst the 
lower saloon holds 25, and adaptability to the ordinary permanent- 
way running, as well as the usual manner of running on the 
railless routes. Bradford tramway department prides itself on 
being a pioneer in railless traction, and its existing service of 
this kind is very successful. Mr. R. H. Wilkinson, the general 
manager, like his predecessor Mr. C. J. Spencer, who was Bradford's 

tramway manager, has a great deal of confidence in the 
future of this mode of transport, and his confidence is strengthened 
now by the cheapness of establishment of new services as compared 
with that of ordinary tramway construction. Bradford has had 
railless services on certain. routes for eight or nine years. The 
provision of a safe and comfortable covered upper deck is made 
possible by a wheel-base of 7 ft.; the sides of the oar, especially the 
top portion, taper inwards, so that there is no danger of top-heaviness 
or of trouble in turning sharp curves on the road, The seatirg 
for 51 passengers compares with 60 on the rail cars and 29 on tle 
existing railless care. The vehicle is rubber-tired, and the ве. ts 
are efficiently sprung. In running on the permanent way of rail 
tramways the negative trolley is disconnected and fastened down, 
and contact is made with the rails by fixing to the front of the саг 
an iron ehoe which fits the curved part of the rail and is connected 
by a short rod to the steering axle, The car is thereby steere 


automatically, as well as securing the earth contact, The working 
expenses of the new type of car are expected to be slightly higher 
than those of the ordinary tramoar, but when compared with the 
total cost of ordinary tramways—bearing in mind the expenditure 
of £54,000 per mile of double track in laying new line and oper - 
head equipment—there is expected to be a saving of something 
like £50,000 per mile. The defects of railless cars, such as a 
certain amount of unreliability on steep hills or roads covered with 
frozen snow, are fully recognised in Bradford, where there is 
plenty of opportunity for experiencing both these difficulties, but 
it is believed that the new and heavier type of railless oar, will 
compare well with railled cars even on these matters. The -rail- 
less cars have the advantage of being able to load and unload at 
the causeway edge, of being much quieter than railed cars, and of 
hee easily removable, in case of breakdown, without holding. up 
e service, | | Ж 


Buenos Aires.—STRIKE.— The personnel of the Rosario 
tramways has just declared a strike in order to obtain án 
increase of wages. The company replies that it will be necessary 
to raise the fares in order to meet the workmen's demands. The 
latter, however, have approached the municipality, requesting that 
the traffic should be placed under ita supervision for a month in 
order to demonstrate that the company's profits will permit the 
solicited increase without prejudice to the shareholders’ interests,— 
Financial Times. — ` „ ONE 


Chile, — Ramway ELECTRIFICATION. — According to 
advices from Santiago, tenders for the electrification of the first zone 
of the Chilean State Railways have been invited by the Chilean 
Government. The zone comprises the line from Valparaiso to 
Santiago, and the tenders, which are of two classes, will be opened on 
March 31st, 1921. The firat class tenders is from those proposing to 
furnish the electric power ; the second, those proposing to furnish 
rolling stock and eqnipment.— Reuter's Trade Service (Washington). 


Continental.—SwEDEN.—Some time ago the Adminis- 
tration of the Swedish State Railways appointed a Commission to 
examine and report on the types of electric locomotives proposed 
for use in connection with the conversion to electrio traction of the 
railway between Gothenborg and Stockholm. Four different kinds 
of locomotives had been suggested. The first was for shunting 
purposes, with a speed of 18'6 miles per hour; the second was а 
goods train locomotive with a hauling capacity of $00 tons and a 


speed of 37°2 miles; the third a passenger engine for a load of 300 


tons and a speed of 49'6 miles; and the fourth an express loco- 
motive for 500 tons and a rate of 62 miles per hour. The Oom- 
mission has now presented its report, based upon а consideration of 
all the ciroumstanoes, including the experience gained on the 
electric railway between Gallivara and the Norwegian frontier. 
Having regard to the desirability of the electrical equipment for 
all the locomotives being of a uniform type, the Commission decided 
on the adoption of an А.С. motor of 400 H. P., at a speed of 830 
RP.M. It is suggested that the shunting type should be provided 
with such a motor, the goods and passenger locomatives be equipped 
with two motors, and the express locomotive with four motors. 
The Hydro-Electric Department has asked the Government to 
include estimates for 51,050,000 kronor in the Budget for 1921 for 
the extension of hydro-electric works, some of which are intended 
for use in connection with the supply of power to the Stockholm- 
Gothenborg Railway ; апа the Railway Administration has asked 
for a vote of 26,000,000 kronor for 1922, ín addition to the 
23,000,000 kronor already sanctioned for 1921, for the execution of 
works for the conversion of the same railway. P tg 


Lancaster. — INQUIRY. — On November 2nd, Major 
Mount, R.E., conducted an inquiry into the circumstances attending 
a recent tramway accident, when a car on the Bowerham route got 
out of control and crashed into palisading at the Pointer Junotion. 
The driver stated that his magnetic brake failed to aot and the 
sanding gear was out of order. Just prior to the accident, he had 
pulled up at the Board of Trade stop, and the speed of the car 
never exoeeded six miles an hour, He suggested that the sanding 
gear had been choked by tickets inserted through crevices in the 
seat by passengers. It was said that there had been laxity in 
initialling the car repairs book, but the tramway engineer said t hat 
he never allowed a car out unless it was in good running order. 
Witness also stated that the driver had not applied his hand brake, 
but tried instead a “last resort," which would lock both wheels 
immediately. Mr. Hartridge, representing an insurance company, 
thought that the rheostat under the platform had probably been 
fractured by a flying stone. In his opinion, careful application of 
the hand- brake would have stopped the oar. The Inspector said 
that instructions to drivers contained a clause ordering the 
reduction of speed on a gradient to four miles per hour. The 
Inspector’s report will be promulgated in due course, 


Leeds, — ACCIDENT. — On the Wharfedale railless car 
route of the Corporation tramway department, on Saturday night, 
October 30th, the rear axle broke on the last car from Gviseley to 
Otley. Another car was brought from the Guiseley depót to take 
the passengers forward, but just as it was rounding the broken car, 
a motor car from Otley collided with it, with the result that the 
front portions of bcth the railless car and the motor car were 
badly smashed and put out of action. The passengers had to walk 
home, and the road was not cleared until 3 o'clock on Sunday 
morning. The railless car services had not been too numerous 
for some time past, and these accidents left only one car to main- 
tain the three-cornerad service between Guiseley and Otley, and 
Guiseley and Burley, for some days. ik 
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Liverpool—Goopns Srrvicr.—A report on the con- 
veyance of goods by tramcar is to be considered by the Tramways 
Committee at ite November meeting. 


London.— OVERHEAD EQUIPMENT.—The London County 
Council has agreed to the overhead electrical equipment in con- 
nection with the reconstruction of the tramways in Burdett Road, 
Grove Road, &с., and the construction of the proposed new tram- 
way in Well Street being provided and installed by Messrs. Clough, 
Smith & Co., Ltd., as an extra upon their present contract for 
similar work, at a total cost not exceeding £16,500. 

FARES.—The Tramway Charges Advisory Committee was to sit 
on Tuesday last to inquire into the increased fares which have 
been in operation on the London County Council's system since 
September last. The Council was to ask for sanction for the 
present fares to remain in force until February, 1923. 

OUTER OIRCULAR RAILWAY.—The Times recently devoted some 
space to a proposal made by Mr. Alexander Ross, a past-president 
of the Institution of Civil Engineers, to relieve the congestion of 
traffic in the Metropolis by a line coinciding approximately with a 
circle having a radius of 12 miles from Charing Cross. Passing 
over the Thames by a bridge at Kingston and under it by a tunnel 
at Purfleet, it would in ite course ciroumscribe Hounslow on the 
west, Potters Bar on the north, Dagenham on the east, and Croydon 
on the south. It must of necessity pass under or over all the 
main lines entering London, and at the points of crossing junctions 
would be provided in two directions so as to permit trains to be 
received from any route and passed on to any other. The exchange 
of traffic would thus be effected outside the suburban zone, where 
there would be ample room for the construction of exchange 
stations, and where land would be less expensive than nearer 
London. The demolition of house property would also be largely 
avoided, and new areas would be opened up, offering increased 
facilities for industrial development and garden cities. 

The total mileage would be about 85 miles, and Mr. Roes thinks 
that & complete double track could be provided at a cost of from 
£16,000,000 to £17,000,000. The line need not, however, be con- 
structed in ita entirety all at once; selected portions might be 
built from time to time, as demanded by the requirements of the 
traffic. As a matter of course the line would be worked by 
electricity. 

TUBE MIsHAPs.—There were two mishaps on London tubes 
between 9 and 10 o'clock on November 7th, which caused the 
stoppage of trains for a time and considerably interfered with 
home-bound traffic. A full train on the Bakerloo Railway came 
to a sudden standstill shortly after leaving Piccadilly Circus 
Station, owing, it is believed, to the fusing of a cable. All the 
lights in the train went out. The other mishap was on the 
Piccadilly Railway. The trouble originated in the motor compart- 
ment of a west-bound train. Asthetrain entered South Kensington 
Station the compartment was seen to be on fire, and in order to 
extinguish it the electricity had to be cut off. Eventually the 
train was shunted to a siding, and traffic was resumed. 

On the City and South London line on November 5th, a broken 
s on a train at Stockwell Station blocked the line for over three 

ours. 

TRAFFIC AUTHORITY.—Sir E. Geddes, Minister of Transport, 
informed the House of Oommons, on the 9th inst., that a Bill to 
establish a London traffic authority was at present being drafted 
by Parliamentary counsel, and would be submitted to the Cabinet 
as soon as it was ready. 


Mauchester.—SrRIKE ABANDONED.—On Friday night а 
mass meeting of Manchester and Salford tramoar drivers and con- 
ductors decided to cease work at noon the following morning 
unless their demand for compensation for men who have had to 
work short time in consequence of the outting-down of the service 
during the coal strike, was grauted. Fortunately, following a 
consultation between the men’s representatives and the manage- 
ment, the expéoted strike was abandoned. The full tramway 
service was to be resumed on Tuesday morning, and Salford was to 
make the same arrangement. 


Newport (Moa.).—Year’s Workina.—The report on 
the tramway undertaking for the period ended March 31st last 
announces that the total revenue amounted to £106,892, as com- 
pered with £81,603 in the previous year. Working expenses 
totalled £85,862, as against £64,718, leaving & gross profit of 
£21,030 (£16,890). The net result, after payment of all capital 
charges, was a profit of £10,617. Last year's figure was £5,666. 


New Zealand.—RaiLway ELECTRIFICATION.— The con- 
tract for the electrification of the first section of the Midland 
Railway has been awarded to the English Electric Co., Ltd. This is 
an interconnecting section 81 miles in length from Otira to Arthur's 
Pass, and 5 miles of this distance is tunnel. The gradient is 1 in 
33, making electrification the only practicable course. The system 
adopted is 1,500-volt D.C., with overhead contact. The power house 
will be situated at Otira station, and the power will be generated 
by geared turbine D.C. seta. 

TRAMWAY EXTENSIONS.—The Wellington (N.Z) City Council 
proposes to borrow sums aggregating £1,708.915, to be expended 
on various undertakings connected with improvements and other 
city matters. Among the new works contemplated аге :—Tramway 
extensions, new car-sheds and cars, and the erection of an electric 
power station at Evans Bay, estimated to cost. 5664.887, A tunnel 
through Mount Victoria, estimated to cost £161,250, and further 
tramway extensions in and arourd the city, estimated to coat 
£18,986.— Heuter's Trade Service (Melbourne). 


Stockton-on-Tees, — TRAMwAY PURCHASE. — It was 
reported to & meeting of the Town Council, on November 2nd, 
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that the purchase of the local tramway service from the 
ry pela Tramways Oo. was on the point of being accomplished. 
Alderman F. T. Nattrass regretted that Middlesbrough had 
refused to join with Stockton and Thornaby in seeking to secure 
an abatement in the arbitration award by an appeal on certain 
points. The award he added, was quite excessive, and represented 
£107,000 more for the undertakiny than it could have been shown 
to have cost. The reply of Middlesbrough to the above statement 
is that ite decision not to seek an abatement of the award was 
inflaenced by the consideration of the time which would be 
occupied before a decision was obtained, and the probability that, 
whoever won, the matter would be carried further. 


York,.—HRarLLESS Cars.—Last week a trial trip with 
one of the new railless cars was run between the electricity works 
and Heworth church. The new ears will be used first on the 
Parliament Street-Heworth route, and will supersede motor- 
omnibuses now in use. 


TELEGRAPH AND TELEPHONE NOTES. 


Cable Charges.—Repuction UNLIKELY.—In a written 
Parliamentary answer, the Postmaster-General says : —'' The direct 
United States cable has been acquired by the Government 
for the pup of duplicating the Imperial cable between this 
country and Canada and accelerating the service. With costs 
at their present level, I doubt if auy early reduction of rates by 
this route will be practicable, but it is the only route by which 
deferred ' telegrams can be sent to Canada and the West Indies 
at rates not exceeding half the charge for ordinary telegrams. 
Telegrams at deferred rates can aleo be forwarded for Australis. 
Oversea mail services are gradually improving as ships become 
available ; but there is no prospect of an immediate return to pre- 
war speeds or cot. - 7ле Times. 


France. — New WIRELESS STATIONS. — The French 
Government has signed with the Cie. Générale de Telegraphie sans 
Fil a contract under which the company is authorised to establish 
wireless telegraph services for commercial traffic between France 
and all other countries of the world. The State will reoeive a 
share in the net profits after the shareholders have reoeived a fair 
interest upon the capital of the company. The company has 
commenced the construction of two large wireless telegraphic 
centres which will be installe 1 in the neighbourhood of Paris, one 
to be allocated to transoceanic communication and the other to 
communication with European countries. Pending the completion 
of these stations the services will be temporarily affected by the 
stations at Lyons and Bordeaux, with the assistance of the French 
Administration of Poste and Telegraphs, and according to the 
agreements and traffic regulations which the company has entered 
into. When the company's stations commence operations, the 
Government stations of Lyons and Bordeaux will cease to do any 
commercial service. Marconi's Wireless Telegraph Co., Ltd., is 
interested in the Cie. Générale de Telegraphie sans Fil. 

METEOROLOGICAL INFORMATION. — On November Ist, at 
11.30 a.m., the Eiffel Tower, Paris, wireless station issued the first 
meteorological information since such messages were suspeuded on 
account of the war on August 2nd, 1914. It contained observa- 
tions from 14 stations, including Valentia (Ireland), Stornoway, 
Copenhagen, Rome, and Algiers. 


Pacific Cable.—TRarric Recorps.—A Treasury state- 
ment issued on the 8th inst. shows that during the year ending 
March 31st last the Pacifico cable establishhd a new record, alike in 
revenue and the amount of traffic handled. The net traffic receipts 
amounted to £642,948, and exceeded those of 1918-19 by £88 436; 
£353,000 was appropriated to the reserve and renewal funds, and 
after meeting all other charges, there remained a surplus of 
£10,433, which will ibe applied in redaction of the outstanding 
balance of the original Treasury advance of £2,000,000. During 
the year over 9,000,000 paying words of international traffic were 
handled, over 750,000 words in excess of the total during the 
previous year, and 300,000 above the previous record number of 
paying words carried in 1916-17. In addition, approximately 
2,320,000 paying words were carried between Australia and New 
Zealand and between those Dominions and the Pacific Islands, or 
480,000 words in excess of the 1918-19 figures. No opportunity, it 
is stated, presented itself for reinstating the week-end cablegram 
service, and it is difficult at the present time to forecast the probable 
date on which it will become possible to resume it. There is, how- 
ever, reason to anticipate some falling off in the volume of cable 
traffic within the next few months, If this takes place, and if the 
cable facilities of other routes are restored to their pre-war 
capacity, the pressure on the board's system will probably relar 
sufficiently to enable the week-end cablegram service to be resumed. 
Government traffic exchanged between the United Kingdom and 
Australia and New Zealand during the year under review amounted 
approximately to 2,200,000 words, approximately 1,300,000 words 
leas than in the preceding year, but still about 2,000,000 words in 
excess of the number carried during the financial year immediately 
preceding the war.—Daily Telegraph. 


Telephone Service.—The Postmaster-General, in reply 
to а question in the House of Commons, said that up to 
September 3rd last, 168,000 applications for the installation of 
telephones had been received sinoe the armistice, Of that number, 
126,000 installations had been completed ; 7,000 were in course of 
construction ; and 34,500 remained to be dealt with, 
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Wireless Stations.—IMPERIAL Onain.—Sir J. Craig 
Financial Seoretary to the Admiralty) informed the House of 
Commons that the wireless stations at present under the control 
of the Admiralty were not designed to form what was usually 
underitood by the term "Imperial chain." No such chain at 
present existed. It was not possible to ensure passing a message 
by wireless from Bombay to England without at some point 
baving to relay it over to & cable. » 


Wireless Telegraphy.— HIGH-SPEED 'TRANSMISSION.— 
Twelve wireless operators specially ohosen by the Marconi Co. 
left London on Monday for Geneva, where they will be engaged in 
transmitting 50,000 words per day of Press reports of the League 
of Nations Conference which commences there on Monday next. 
They will attempt to trausmit at the rateof 100 words per minute, 
and reception will be by means of phonograph " records.” 


Wireless Telephony.— Tests recently made between 
Keyport (N.J.), U.S.A., and Aberdeershire, Sootland, show that 
wireless telephony worked by amateurs successfully carried the 
human voice and gramophone music across the Atlantic Ocean, 
with, it is said, only 100 watts transmission power. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW, in whioh the '' Official 
Notice " appeared.) 


OPEN, 


Australla.— January 19th, 1921. Victorian Railways 
Department. Supply, delivery, and erection and testing, or, alter- 
natively, supply and delivery of electric furnace and equipment, 
and/or, alternatively, for supply and delivery of equipment, and 
drawings for electric furnace. Particulars from the Agent-General 
for Victoria, London, 8.W.— 7enders. 

WESTERN AUSTRALIA.—December 28th. Postmaster-General's 
Department. Telegraph and telepbone instruments and parts. 
(Schedule 689). 

TASMANIA.—December 13th. P.M.G.'s Department. Instrument 
parts, schedule T 301. (See this issue.) 

QUEENSLAND.—P.M.G.’s Department. Testing and tel:grsph 
instruments (schedule 517). (See this issue.) 


Belgium.—December 14th. The municipal authorities 
of Antwerp. Supply of a set, comprising electric motor and pump, 
for the raising of the bridge over the Royers Dock. Specifications 
can be obtained, at a oost of 2 franos, from the Hotel de Ville, 
Antwerp. 

January 25th. Municipal authorities of Antwerp. Supply and 
erection of 20 5-ton electrically-operated oranes. Copies of the 
specification can be obtained for 5 francs from the Hotel de Ville, 
Antwerp. 


Dobiin.—November 16th. G. N. Railway Co. (Ireland). 
12 months’ supply of general stores, including electrical fittings, 
lamps, cable and wire, &o. (October 29th.) 


Dewsbury.—November 16th. Electric lighting of the 


Dewsbury Temperance Hall, Foundry Street. Particulars from 
Caretaker. Tenders to Mr. J. W. Dixon, 35, Wellington Road. 


Falkirk.—November 13th. Parish Council. Supply of 
stores for Blickbonny Home, including electric lamps. Mr. J. 
Macpherson, the Governor. 


France. — November 19th and 26th. French State 
Railway authorities. Electrical material for the Ouest-Ceinture 
sub-station ; two electrically - operated travelling cranes at the 
La Garenne electrical repair shops. Particulars from the Service 
Electrique, 88, Rue de Rome, Paris. 

The French Posts and Telegraphs authorities iu Paris have just 
invited tenders for the supply of 13,200 metres of paper-insulated 
cable, with 224 pairs of conductors, by conversion from old paper 
and rubber-insulated cables. 


BovuLoane-su8-MER.—November 16th. Chambre de Commerce. 
Supply and erection of aix large electrio travelling oranes for the 
Nord Qaay of the Loubet Dock. 


Grimsby, — November 29th. Electricity Department. 
Sub-station converting plant, traction converting plant, ocom- 
prising one 250-Kw. and one 500 Kw. converter, and one 250/300-Kw 
converter. (See this issue.) 


Leeds. — December 13th. Electricity Department. 
bet шш switchgear for the generating station. (Ses this 
issue. 


London.— Metropolitan Asylums Board. November 24th. 
Alterations and extensions to the electric lighting and power 
installations in the motor workshops at the head ambulance 
station, Carowath Road, Fulham; hot water supply apparatus at 
the Eastern Hospital, Homerton ; continuous drying machine at 
Leaveaden Mental Hospital. (See this issue.) 


New Zealand.—January 17th. Napier Municipal Council. 
Supply of one 500-Kw. gas-electric generating set.— Renter's Trade 
&errice (Wellington). 


Plymonth.— November 30th. Electricity Department. 


H. r. and E. H. T. switohgear; oil-cooled transformers. (See this 


issue.) 


Stockton-on-Tees,— November 15th. Electricity Depart- 
ment. One new traction switchboard ; one rotary converter panel 
and busbars. (November 5th.) 


_ CLOSED. 


Australia.—MELBOURNE.—City Council. Accepted :— 


1,000 cast-iron house cut-out boxes, 9,500 fuse cartridges, 1,000 porcelain 
bases, 2840. Tombs & Howcroft (Pty.), Ltd. | 


SYDNEY.— City Council. Recommended :— 


Spare parts for cosl conveyors, £948. -Lowe Bros., Ltd. 
Airbreak switches, £831.— D. B. armstrong. 


River Latrobe Hydro Electrio Co., Victoria. Acsepted :— 


Boving water turbine and a Holmes generator, £4,578.—Strachan, Murray 
and Shannon. | 


COMMONWEALTH.—P.M.G.s Department. Accepted :— 
Copper wire for the various States, £18,646,—Metal Manufacturers, Ltd.’ 


Belginm.—There was keen international competition for 
the contracts recently given out for cables by the Belgisn State 
Railway authorities in Brussels. Tenders were invited for 
altogether 15 lots, and among the British firms tendering were the 
B. I. & Heleby Cables, Ltd., and the Metropolitan-Vickers, Ltd. ; 
they were, however, underbid by Belgian firme. 


Blackpool.— 
Electrical installations in the 160 houses erected by the British Alizarine 
Co., Ltd., under the housing scheme.—G. Morrison. 


Bristol.— Board of Guardians. Accepted: 


Electric lighting at Eastville Institution, 21, 619.— Imperial Electrical Co. 


London, — WarTHaMSTOWw. — Electricity Committee. 
Recommended : — | 


Two-water-tube boilers, economisers mechanical stokera, superheaters and 
the necessary pipework, £27,950.—Babcook & Wilcox, Ltd. К 

One 5,(00-kw. Brush. Ljungström turbo-alternator, with condensing plant, 
£18,000.—Brush Electrical Engineering Co., Ltd. 

Cooling tower, £3,590.—C. Bradshaw & Co. СР 

Опе 1 and one 1, OO. x w. motor -oonverter, 217, 800. Bruce Peebles 
an ; 

E. H. T. switchgear, £3,029.—British Thomson-Houston Oo., Ltd. 

L.T. switohgear, £1,233.—A. Reyrolle & Co., Ltd. 

Cables, £1,046.—W. T. Henley's Telegraph Works Co,, Ltd. 


Manchester. — Electricity Committee. Barton Power 
Station :— | 


One 925.020-kw. turbine and one 25,000-xw. alternator, condensing plant and 
condensate heater.—Met.-Vickers Electrical Co., Ltd. 

Sub-contractors fov condensing plant and condensate heater.—Richardsons, 
Westgarth & Co., Ltd. 

One 1,000-kw. turbo-alternator and additional switchboard. — British 
Thomson-Houston Co., Ltd. 

Bix boilers, &c.— Babcock & Wilcox, Ltd. 

Sub-contractors for fans. Davidson & Co., Ltd. 

Motors.— Lancashire Dynamo & Motor Co., Ltd. 

Extensions to the coal conveying plant.—W. J. Jenkins & Co , Ltd. 


New Zealand.— Further to our note on page 465 of our 
October 8th issue, the net tenders received for the electrification of 
the Ойга Tunnel were :— 


National Electric & Engineering Oo., Ltd., £284,012. 
English Electric Co. of Australia, £264,973 (accepted). 


The contract inoludes the electrica! equipment of & coal-fired generating 
station of 4,000-н.р. capacity at Otira, the supply of six electric locomotives, 
the electrification of the track between the present steam terminus at Otira 
aod Arthur’s Pass, including the electric lighting of the tunnel and the equip- 
ment of the necessary workshops at Otira. It is expected that the whole wor 
will be completed, and the electrifled lines ready for operation, in about 
18 months.— Auckland Weekly News. | 


FORTHCOMING БУЕМТЗ. 


Electro-Harmonic Society.—Friday, November 12th. In the Great Hall, 
Cannon Street Hotel, E.C. At 8 p.m. Ladies’ night. 


Physical Society of London. Friday, November 18th. At the Imperial 
College of Science, South Kensington, S. W. At 6 p.m. Ordinary scientific 
meeting. 


Association of ‘Engineers-in-Charge. — Friday, November 12th. At the 
Crown Room, Holborn Restaurant, At 6 p.m. Ladies' night. — 


Manchester Association of Engiaeers.—Saturday, November 18th. At the 
Memorial Hall, Albert Square. At 7 p.m. Paper on “The Education 
Act of 1918 as it affects the Engineeriog Industry," by Mr. 8. Hey. Discus- 
sion on ''Liquid Pressure of Iron in Moulds,” introduced by Mr. A. H. 
Goodger. 

Chief Technical Assistants’ Association.—Saturday, November 18th. At 

_ Anderton’s Hotel, Fleet Strect, E.C. At 8 p.m. Discussion on Mr. 
Murdoch's paper on Dust Destructors." 


Birmingham Electric Club.—Satarday, November 18th. At the Grand Hotel, 
Colmore Row, At 7 p.m. Paper on Some A. св of Modern Works 
Management," by Mr. Н. C. Young. - 
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Institution of Electrical E rs.— Monday, November 15th. Informal 
meeting at the Institute of Patent Agente, Staple Inn Buildings. At 7 p.m. 
Discussion entitled “Js Specialisation a Danger? to be opened by the 
President. 

Thursday, November 18th (postponed from November llth). At the 
'. Institution of Civil Engineers, Gt. George Street, B. W. At 6 p.m. Inaugural 
addresses by the President, Mr. Ll. B. Atkinson, Presentation of premiums. 


(North-Midland Centre.)—Tuesday, November 16th. At the Hotel 
Metropole, Leeds. At 7 p.m. Chairman's (Mr. C. J. Jewell) address. 
Smoking concert. 


(East-Midland Sub-Centre). —Tuesday, November 16th. At the Tech- 
nical College, Loughborough. At 6.45 p.m. Paper on “ Notes on Elec- 
tricity in Agriculture and Plant Life," by Mr. W. T. Kerr. 


(Stadents’ Section).—Friday, November 19th. At the City and 
Guilds (Engineering) College, South Kensington, S.W. At 6.80 pm. 
O address by Mr. C. C. Paterson on The Incandescent Electric 
Lamp from the Inside.“ : 


Wireless Sectional Meetiug.—Wednesday, November 24th, At the 
Institution of Civil Engineers, Gt. George Stree’, B. W. At 6 p.m. Address 
dy Dr. W. H. Ecoles, Chairman of the Wireless Section, ' 


Institute of Marine Engiacers.— Tuesday, November 16th. At the Institute, 
the Minories, E. At 6.40 p.m. Paper on “Oils for the Internal-Combustion 
Engine,” by Mr. J. L. Chaloner and Mr. T. McKenzie. 


Society of Ar!s.—Wednesday, November 17th. At John Street, 
Adelphi. At8pm. Opening meeting. Address by the Chairman (Mr. A. A. 
Campbell-8winton, F.R.S.) on Wireless Telegraphy and Telephony.“ 


Liverpool Engineering Society. — Wednesday, November 17th. At the 
Royal Institution, Colquitt Street. At 8 p.m. Pa, ег on Prevention of 
Accidents in Industry,“ by Mr. C. K. Atkinson. 


Chélmsford En € Society.—Thursday, November 18th. At the 


eering 
East Anglian Institute of Agricuiture. At 7 p.m. Paper on Practical 


Turbine Engineering," by Mr. G. Barlow. 


Edinburgh Electrical Society.— Friday, November 19th. At the Philoso- 
bi Institute. At 8 p.m. Paper on Medical Electricity," by Dr. W. 
ope Fowler. | 


itution of Mechanical Engineers.—Friday, November 19th. At the 
Institution, Storey's Gate, 8.W. Paper on ''Sterilisation of Water by 
Chlorine Gas,” by Capt. J. 8. Arthur. 


Junior Institution of —Friday, November 19th. At 89, Victoria 
3 At 7 p.m. Annual general meeting. Discussion on Econo- 
mical Transmission of Power,“ to be opened by Mr. G. Н. Ayres. 


NOTES. 


Trade with Soviet Russia,—The Federation cf British 
Industries, after considering the draft commeroial agreement to be 
concluded between the British Government and the Soviet Govern- 
ment of Russia, and Mr. Bonar Law's statement in the House of 
Commons on October 26th, has approached the Foreign Secretary, 
pointing out that the terms are incompatible with the restoration 
of satisfactory commercial relations. In effect, the Soviet Govern- 
ment is permitted to repudiate responsibility for liabilities incurred 
by it and by its predecessors, and no provision is made for the com- 
pensation of British subjects who have suffered in person or property 
through the Russian revolution. The Federation therefore urges t ha 
no agreement can prove effective unless it contains a recognition by 
tke Soviet Government of liability for existing debts, provision 
for the payment of interest on those debts, an undertaking for the 
repayment of the principal, recognition of the principle of compen- 
sation and provision for its prompt payment, and the eatablish- 
са of а clearing-house system to deal with debts and interest 

ereon. 


A Big Order from Spain.—Referring to the Note 
whioh appeared in our last issue, page 591, under the heading, 
Electrical Developments in Spain," Messrs. Boving & Co., Ltd., 
inform us that they recently secured а very important order for а 
water turbine plant from the Sociedad Hidroelectrica Ibericat 
Bilbao. This covers two 20 500 -B. H. p. vertical-shaft Pelton wheels, 
which will operate under a head of water of 450 metres and will 
run at а speed of 500 R.P.M, together with automatic speed 
governors, the neoessary distribution pipes, and & hydraulically- 
operated automatic sluice valve. 

The plant is to be installed at the Rio Cinca power station, 
driving electrical alternators. 

These machines rank amongst some of the largest ever built, and 
it is of special interest to note that the order was seoured against 
exceptionally heavy Continental and American competition. 


Artificlal Coal.— According to the journal Zflektrizita! 
an engineer named Bauschleicher, has succeeded in manufacturing 
artificial coal of great heating capacity. It can be manufactured 
from peat in a wet state, which has been taken direct from the 
cutting. The new fuel, which is called gasol-coal," has a heat 
capacity of 7,500 unita, burns with a bright flame, and is made for 
use with wood or other fuel. It is also possible by this process to 
manufacture coke of lesser heat capacity. This artificial coal is 
stated to have the added advantage that it burns to ashes and 
leaves no cinders.— The Times. 


‚.. Electricity Supply. Rifle League.— The following are the 
results of the October matches :— 


Bhoreditch RN .. 587 St. James’... ids e. 519 
Brompton ... iis . 661 Hackney ... pa —. 549 
‘Shoreditch... Hs .. 590 Metropolitan Co. ... * 577 

5 ЯЕ T .. 583 Central iu ... 066 
Central а .. 567 Brompton... p e. 047 
City Co.  ... ; 562 559 


Shoreditch is at the head with 20 points, and Metropolitan 
second with 18, each having logt only one match. The City Co., 
Central, and Hackney are next in order, 


Fatallties.—A public inquiry was held in Linlithgow 
Sheriff Court on Wednesday last week, into the circumstances 
attending the death of Alexander Ellis, а shale miner. Evidence 
was given to the effect that Ellis was going on night shift work at 
the shale mine of Deans, and was about to enter the bothy at the 
head of the mine, when, on taking hold of the handle of the bothy 
door, he reoeived an electric shock from the effects of which he 
died almost immediately. A young miner who, though not cited, 
elected to give evidenoe, stated that he had aitached а pieoe of 
wire to the electric fuse and put the other end through a hole in 
the door, without any intention of doing injury to Ellis or anyone. 

The jury returned а verdict to the effect that the death of Ellis 
was caused through mischievous tampering with an electrical 
installation by the young miner, but they did not consider that he 
had any knowledge of the likelihood of any fatal termination, or 
that he meant the result for any particular party. 

Enthusiasm for his work was mentioned as the possible cause of 
the death of William John Orr, electrical student (21), of Sheffield, 
who was killed at the works of Messrs. Vickers, Ltd., on October 
27th. John Middleton, in charge of the electricians at the testing 
bench, related to the Coroner that a fault oocurred on one of the 
regulators on a motor which involved stopping the machine. 
supply was cut off, but some of the parts of the machine would 
still be allve owing to the momentum of the revolving machine. 
While he was removing the insalating plugs, he heard a scream, 
and turning round he saw Orr collapse into a fitter's arms. A 
verdict of '' Accidental death was recorded. 

Thomas Howarth, 79, of Vickerstown, was knocked down by а 
Barrow Corporation electric tramoar last week, and died an hour 
later from injuries received. At the inquest on Tuesday, the evidence 
showed that the deceased was rather deaf, and walked across the 
tramway lines as the car was approaching. James Taylor, the 
driver of the car, said many people were crossing from one side of 
the street to the other, and that was why he was sounding his bell. 
He did not see the deceased until he was two yards from him and 


. he pulled up in four yards.. Other evidence showed that the life- 


guard on the front of the car dropped into position, but the deceased 
fell sideways and was caught beneath the offside step of the car 
and dragged some distance. The Coroner left the Court to view 
the car, and on his return, expressed the opinion that the evidence 
of the witnesees had been clear, and, in finding that the deceased 
met his death accidentally, he exonerated the driver from all 
blame, He pointed out that all that drivers had to do was to drive 
with reasonable and propercare. He suggested, however, that the 
step on this particular tramoar should be raised a little. Had it 
been higher, the deceased might not have been dragged along after 
falling. On behalf of the Barrow Oorporation, the Town Clerk 
extended sympathy to the bereaved relatives. 


Appointments Vacant.—Shift engineer (£5 10e.), over- 
head linesman (£5), for the Neath Rural District Council Eleo- 
tricity Department; electrical inspector (650 Hs. per month), 
assistant electrical foreman (425 Hs. per month), for the East 
Indian Railway; draughtsman, for the Northampton Electric 
Light and Power Co., Ltd.: rolling stock superintendent (£350), 
for the Wigan Corporation Tramways Department; assistant 
telegraph engineer, $360 per month (dollar = 2s. 4d.), for the 
Post and Telegraph Department of the Government of the Malay 
States. Sve our advertisement pages to-day. 


National Electricity Suppiy.—On the Order Paper of 
the House of Commons of November 9th there was notice of a 
question by Mr. Seddon to ask the Minister of Transport whether 
the work of carrying out the various electricity sch: mes 
under the Electricity (Supply) Act, 1919, could be put in hand at 
once in order to assist in providing immediate work for the 
unemployed, and also to supply the much-needed electric power 
for new industries which will also provide increased employment 
in the future. 


The Electrical Trades Benevolent Isstitution.—The 
Annual Festival will be held on Wedn y, December 15th, at the 
Connaught Rooms, when Mr. E. Manville, M.P., will preside. 


County of London Royal Engineer Volunteers.—The 
disbandment of the County of London R.E. Volunteers, London 
Army Troc ps Companies, and the distribution of the funds, are now 
complete. In January last, £94 88. 54. from the funds of what 
was known as the Engineering Institutions Company," was paid 
through Sir John Snell ta the Benevolent Funds of the Insti- 
tutions of Civil, Mechanical and Electrical Engineers. After the 
final wind-up of the Corps, as a whole, there was a balance of 
£64, and this has been handed to Earl Haig's Fund. 


Electric Tricycles.— Ihe Swiss Postal authorities are 
about to put into service in Geneva and Berne a number of eleotric 
motor-tricycles for the delivery of express letters. The machines 
will be fitted with a small battery of accumulators, and are 
designed to attain a speed of 15 miles per hour. 


Electrically-Propelled Ships.—Following the success of 
the electrically-propelled battleships of the U.S. Navy, the U.S. 
Shipping Board is to equip 10 large freight vessels on the same 
lines. The Eclipse, an 11,800-ton (deadweight) cargo vessel which 
was originally turbine-driven, and has been converted, recently 
attained a speed of 11°56 knots on a trial trip from the South 
Brooklyn Yard of the Tobo Jack Basin out to sea, snd the American 
General Electric Co. bas been given a contract to equip 10 
vessels.— Lloyd's List. 
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British Chambers of. Commerce in China.— The second 
annual conference of British Chambers of Commerce in 
China and Hong Kong 97 77 5 at Shanghai on the 3rd and 
closed on the 6th inst. Clive, British Charge d’Affairs, 
made a speech, in S. he announced that the Chinese 
Foreign Minister had given assurances that the mandate 
terminating official relations between China and Russia was 
not intended to cause the slightest injury to any British 
inferests, and had promised sympathetically to listen to any 
complaint on the subject. Mr. Clive added that His Majesty's 
Government would do its utmost to give effect to any con- 
structive proposals made by the Conference. Mr. Archibald 

, Commercial Secretary to the Legation, gave an optimis- 
tic review of the industrial situation in China. He said 
that, in spite of the unrest throughout the country and the 

financial isorganisation in Peking, real development was 
proceeding apace. At the same time a spirit of revolt against 
oreign ascendency was springing up. This did not denote 
an anti-foreign animus, but meant that the Chinese desired 
to work with us and not for us." Mr. Hose advised British 
enterprise to meet the Chinese half-way in this co-operative 
movement. Mr. Holyoak, member of the Hong Kong Legisla- 
tive Council, urged that a really powerful wireless station 
should be erected with all speed in Hong Kong. connecting 
the island with India and Honolulu, and available for com- 
mercial use in peace time. He declared that the competition 
from other nations, already possessing more powerful wireless 
installations, rendered the carrying out of his suggestions 
vitally necessary for Imperial as well as trade interests.— 
Reuter's Trade Service (Shanghai). 


A Duddell Memorial. We are informed that the wish 
has been generaly expressed that there should be a memorial 
to the late Mr. W. Duddell, C.B.E., F.R.S., by whose death 
in November, 1917, physical science suffered a severe blow. 

It is . that the memorial should take the form of 

a medal to be awarded periodically by the Council of the 
Physical Society, and at its discretion, to those who have 
advanced physical knowled ре һу {һе invention or design of 
scientific instruments, or of materials used in their construc- 
tion. If sufficient funds are available after paying for the 
cost of the dies, and after providing for the cost of striking 
the medals, it is proposed to form a fund to be devoted to the 
foundation of scholarships or prizes to be awarded to students 
of the Physical Society under conditions to be determined by 
the Council. 

Subscriptions should be forwarded to the hon. secretary, 
Mr. Robert S. Whipple; 15. e Avenue, Muswell Hill, 
London, N. 10. 


Constitution of the Elements: — Ап interesting new 
instrument is reported to be in operation at the Cambridge 
University Physical Laboratory in connection with an attempt 
to indicate the constitution of the elements. One of the 
results which it appears to have yielded is that ''chlorine 
is not. an element." It seems either to be а compound or, 
perhaps, a substance which is gradually changing, ав 

um does; The instrument is said to be in some of its 
features a development of Prof. J. J. Thomson’s well-known 
device, and it enables the rays given off by substances to be 
photographed. Mr. Aston is named as the originator of the 
new instrument, and he is said to be working in conjunction 
with .Dr. Rutherford and Prof. J. J. Thomson. 


Overtime Bau. — According to the Daily Herald the 


Electrical Trades Union; London District, has: resolved by a. 


ballot vote to prohibit all its members from working overtime, 
except in emergency and by permission of the London District 
Comunittee, in order to reduce unemployment in the area. 


— — 


INSTITUTION | NOTES. 


Institution ol теша Engineers.—On account of the 
closing of streets for the pu ee of controlling the crowds 
which the authorities expected in the central part of West- 
minster on the 11th inst., in connection with the unveiling of 
the National Cenotaph, &c., and the impossibility of obtaining 
access to the building of the Institution of Civil Engineers, it 
was decided to postpone the opening meeting of the session to 
Thursday, November 18th, when the meeting will be held at 
the Institution of Civil Engineers at 6 p.m., and the President, 
Mr. LI. B. Atkinson, will deliver his inaugural address. 

The arrangements for holding the first meeting were, of 
course, made and published by the Council long before the 
official arrangements for the observance of Armistice Day were 
settled; the latter were not announced until Monday last. 

WiRELESS SECTION.— The wireless sectional meeting, an- 
nounced fer November 17th, has been postponed to Novem- 
ber Ath (at the Institution of Civil Engineers at 6 p.m.). 


I.E.E. BEgNEvoLENT Funp.—The Fund has benefited by a 


donation, through Captain S. T. Pemberton, of £30 0а. 9d., 
being the balance of the Corps Funds of the late Warwickshire 
Roval Engineer (V) Corps Signal Company. 

The Council’ of the Institution has been informed that ita 
premises will be vacated by the Government before the end of 


* 


December, and that immediately afterwards the Office of 
Works will commence the work of repeiring and cleaning the 
building, with a view to the Institution having vacant posses- 
sion of the premises early in the New Year. | 
The programme for the first half of the session contains the 
following items :— 
November 18th.—Inaugural address by the President, Mr. LI. 5 Atkinson. 
November 25th. — Papers on The Distribution of Electricit y Mr. W. B. 
Woodhouse, and Some Economie греси of EHT рее by 
Underground Cables," by Mr. R. O. 


‚ December 9th.—Adjourned discussion on the the foregoing 


pa . 
December 16th.—Discussion of Report on the Heating of Bu Buried Cables.” 
January 13th.—Kelvin Lecture on Electrons,” by Sir W. Bragg, K.B.E., 


F.R.S. 
= ad on '' Temperature Limits of Large Alternators," Ьу С. A. 
u fn. 


Wireless Section. 
November 24th.—Address by the Chairman of the Section, Dr. W. H. Eccles: 
December 15th.—Paper on “ The Rapge of Wireless. зедов: by hp R. C. 


Trench, R.E. 
Informal Meetings. | 

November lóth.—Discussion opened by the President. 

November 29th.—Discussion on Electrical Transmission on Petrol vehicles, " 
opened by Mr. A. F. Harmer. 

December 13th.—Discussion on (1) “ Percentage and Accuracies." (9) Meter 
шш and Standards," and (3) “ Nameplates,” opened by Mr. W. J. 

nton 
January 17th.—Discussion on “ The Mental Equipment of an Engineer,” opened 


by Mr. P. Pitt. 
North-Midland Centre. 


November l6th.—Addrese by the Chairman, Mr. C. J. Jewell, and 7 

concert. 
November 22nd.—Paper on '' Permanent Magnets," by Prof. E. H. Crapper. 
December 14th.—Discussion on Report on the Heating of Buried Cables. 
January 11th.—Visit of the President. 
January 25th.—Paper by Mr. Woodhouse. 
February 8th.—Paper by Mr. Juhlin, .. 

North-Western Centre. 


November 9th.--Address by . Mr. J. Frith. T : 
November 23rd.—Papers by Mr. W. B. Woodhouse and Mr. R. O. Kapp. 
December 7th.—Report on Buried Cables. 


Scottish Centre. 

November 9th.—Address by the Chairman, Mr. J. E, Sayers. 
December 14th.—Paper by Mr. Woodhouse. | 

The annual report of the Committee records the formation of sub-centres 
in Aberdeen and Dundee, and the successful summer outing at Kinlochleven. 
The membership has increased from 386 in 1919 to 593 in 1990. 

The report of the Scottish Students’ Section refers to the visit of the London 
Students in July, and states that the office-bearers for 1920.1921 are Mr. Р. Н. 
Whysall, chairman; Mr. D. J. M'Kellar, vice-chairman; and Mr. W. K. 


Fleming, hon. secretary. 
Western Centre. 

The first ordinary meeting of the session was held at Bristol 
on November 8th. The Chairman, Mr. Ellis, presided. 
The incoming Chairman (Mr. A. J. Newman, Deputy Elec- 
trical Engineer, Bristol Corporation Electricity esl wey EO 
was inducted to the chair, and delivered his inaugural address 
giving a general survey of recent engineering progress and 
suggestions regarding future developments. He drew atten- 
tion to the fact that the Institution of Electrical Engineers 
was growing in membership, utility, and prestige, and, gely 
as a result of this, the great importance of engineering to the 
general community was becoming more publicly E 
He encouraged young engineers to take an active part in the 
work of the Institution, stating that they would not be loyal 
even to their own personal interests if they failed to embrace 
the opportunities and benefits which it at present afforded. 


Students’ Section.—The following programme has been 
arranged:— 
November 19th.—Opening address, The Incandescent Electric Lamp—írom 
the Inside." Delivered by Mr. C. C. Paterson, O.B.E., M.I.E.E. 
. 28th. — Paper оп “ Electricity and the Papermaking Industry, " by 
Mr. A. J. C. Watts. 
December Srd.—Discussion on The Modern Tendency to Trusts. Is it 
Beneficial? °° Opened by Mr. A. Serner. 
January 21st, 1921.—Paper on “ Electric Welding," by Mr. H. J. Howard. 
Royal Soclety of Arts.—The arrangements for the present 
session, which opens on Wednesday, November 17th, at 8 p.m., 
with an address by the Chairman, Mr. A. A. Campbell 
Swinton, F. R. S., оп Wireless Telegraphy and Telephony, 


include the following papers: 

March 7th, láth and ui at 8 p.m.—" X- -rays and their Industrial Applica- 
tions,” by Major G. W. C. Kaye. 

April llth, 18th and Sim, at 8 p. m.— Recent PPE SETON of the Spectroscope 
and the Spectrophotometer to Science and Industry.’ 

The following papers to be read after Christmas :— ` 
Sir M. Samuel, Bart.: The general position of the oil question. 
A. 15 Ваше Chief Engineer, Technical Department Anglo-Mexican Petroleum 
: Oil burning methods in various parts of the world. 

A. Abbati (Department of Science and Industrial Research): The origin 'and 
development of the research associations established by the department." 

Sir и. Jackson, F.R.S.: Research іп scientific instrument making. 

Dr. W. Cramp, M.I.E. E.: Pneumatic elevators in theory and practice. 

Dr. C. S. Myers, F.R.S.: Industrial fatigue. 

Sir C. H. Bedford : Industrial (including power) alcohol. 

Prof. W. A. Bone, F.R.S.: Brown coals and their lignites : 
to the Empire. 


Institute of Transport.—A congress is to be held by the 
Institute at Manchester some time this month.’ 


The Royal Society.—At the meeting on November Ath, 
Sir J. J. Thomson, O.M., President, in the chair, & paper was 
read by Prof. H. Lamb, F.R.S.. on the “ Vibrations of an 
Elastic Plate in Contact with Water." The subject is of 
interest in connection with submarine signalling. Prof. H. M. 
Macdonald, F.R.S., read a paper on "The Transmission of 


their . importance 


Electric Waves around the Earth's Surface.” 


The following are recommended by the president and council 
for election to the council at the meeting on November ЖА, — 

President: Professor О. S. Sherrington, M. A.. M. D., Sc. D 

Treasurer : Sir David Prain, С. М. G. - it : E., M i 1D. 
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55 Mr. W. B. Hardy, M. A., and Mr. J. H. Jeans, 
M. A. 
oa Secretary: Sir Arthur Schuster, Ph.D., Se. D., 


Chelmsford creme Society.—On Thursday, Novem- 
ber 4th, Mr. Dann in the chair, а very interesting and instruc- 
tive lecture was given on ' Gauges and their Manufacture 
by Mr. Pochin, B.A., before a large attendance of members 
at the East Anglian Institute of Agriculture. The paper gave 
a comprehensive survey of the various compositions and subse- 
quent treatment of steels in the manufacture of gauges, in- 
cluding the different effects produced with the varied methods 
of hardening and the importance of the correct and careful 
attention given to the ageing of the material. He expressed 
his appreciation towards Messrs..Hoffmann Co. for their supply 
of various samples of steels which enabled him to carry out a 
considerable amount of war work in connection with the manu- 
facture of gauges, &c. A discussion followed. 


Edinburgh Electrical Society.—On Thursday, October 
21st, a large number of the members visited the offices of The 
Scotsman, Edinburgh, and were much interested in the Morse 
translating machines and the various novel applications of 
motors to newspaper work. 

On Friday. November 5th, Mr. Basil A. Pilkington, F. R. S. E.. 
lectured to the Society on '' Some Incidental Uses of Electri- 
civ." The lecture was illustrated by practical demonstrations 
and coloured diagrams. The subjects dealt with included novel 
electrical effects for stage and decorative purposes, apparatus 
for automatic temperature control, systems of '' push-button ” 
control, and the advantages of using bells on high-pressure cir- 
cuits. This stimulating lecture was much enjoyed, and a dis- 
cussion followed. 

On Friday, 19th inst., Dr. W. Hope Fowler, F.R.C.S.. Chief 
Medical Electrician at the Royal Infirmary, Edinburgh, will 
lecture on Medical Electricitv ’’ at the rooms of the Society 
in the Philosophical Institute, Queen Street, Edinburgh. 


Institute of Physics.—An institute with the above title, 
from which the word Limited ’’ has been omitted by licence 
of the Board of Trade, was registered on November Ist as a 
company limited by guarantee with the objects of elevating the 
profession of the physicist and advancing and diffusing a know- 
ledge of physics. pure and applied. The management is vested 
in a board of four persons to be appointed by each of the 
Waraday and Optical Societies, and seven by the Physical 
Society. Other societies which may enter into participation 
during the existence of the first board will have the right to 
nominate an additional member. The secretary is Mr. W. 
Buchanan, of 66, Lincoln’s Inn Fields, W.C. 


OUR PERSONAL COLUMN. 


The Editors invite electrical engineers, whether connected with the 
technical or the commercial side of the profession and industry, 
also electric tramway and railway officials, to Авер readers of the 
ELBOTRICAL REVIEW posted as to their movements. 


In honour of his silver wedding anniversary, Mr. G. H. 
RoBERTS, M.P., joint president of the Industrial Teague, was 
on Friday, last week, presented with a silver cigar-cabinet 
from Colonel Sir William Dupree (an honorary life member 
of the Teague), and a testimonial from the members of the 
staff. 

Mr. Н. Н. Couzens, general manager of the Toronto Hydro- 
Electric System, has also been appointed general manager 
of the Toronto Transportation System. The franchise of the 
Toronto Railway Co. expires in about a year, and the recently- 
appointed Transport Commission desires to have all arrange- 
ments perfected in advance to take over the system, so as 


to avoid confusion as much as possible due to change of 
management. Mr. E. M. Ashworth. assistant general manager 
of the Hydro System. has been made acting general manager 
with а view to giving Mr. Couzens more freedom in the 
meantime to attend to transportation matters.— Electrical 
News (Canada). 

Mr. 8. I. Pearce, chief engineer of the Manchester Cor- 
. poration electricity department, together with Ald. W. T. 
Dagnall. the chairman of the committee, arrived home from 
the States on November 5th. after a trip to studv American 
methods of generating and transmitting power. Ald. Dagnall 
and Mr. Pearce had a verv strenuous time during their visit, 
travelling over 10.000 miles and inspecting most. of the more 
un-to-date installations. “ So far as generation is concerned." 
Mr. Pearce savs, “ apart from the fact that America is operat- 
ing on a much larger scale than ever. and utilising much 
larger plant, there is not 4 very great difference in the practice 
of the two countries. Tf one compares the modern plant to 
he found in America with the modern plant either operating 
in this country or being planned, we are in no way behind. 
When the present financial strain is eased, however. America 
will be on the eve of tremendous electrical development. 
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. the fact that in the States some undertakings 
supplying both gas and electricity are controlled by t 
same parent or holding company, Mr. Pearce says this does 
not appear to have the effect of lessening competition between 
the two utilities, but has a tendency for the gas concerns to 
concentrate in the direction of cookers, heaters, &c., and 
leave the electricity stations to cater for lighting and industrial 
power purposes. : 

Mr. С. W. PARTRIDGE has been appointed managing director 
of the London Electric Supply Corporation, Ltd. 

Dartford U.D.C. has rejected a recommendation to increase 
the salary of the electrical engineer from £500 to £650 per 
annum. ° 

Mr. A. Носн Srasnook, M. I. Mech. E., M. I. E. E., is now 
practising as a consulting engineer at II, Queen Victoria Street, 
London, E. C. 4. specialising in fuel economy in connection with 
heating and power plant, and advising on electric power, 
heat, and light installations. As most of our readers know, 
he was formerly engineer and general manager of the Bark- 
ing electricity supply and light railways, West Ham elec- 
tricity supply, and St. Marylebone electricity supply, and 
made his mark as an authority on the conduct of such 
undertakings. He has our best wishes for his success in his 
new róle. 

It is announced in Nature that Mr. F. S. Spiers, secretary 
of the Faraday Society, was recently appointed by the King 
an Officer of the British Empire (O.B.E.), and reference was 
made to this honour at the opening of the joint meeting on 
the physics and chemistry of colloids. Mr. Spiers has been 
responsible for the organisation of the many valuable joint 
conferences arranged by the Faraday Society during Sir 
Robert Hadfield's presidency; he was secretary of the British 
Scientific Products Exhibitions organised in 1918 and 1919 by 
the British Science Guild, and is secretary of the Institute of 
L| hvsies, which, there is every reason to believe, will eventually 
occupy а very strong position among scientific bodies. 


Obituary.—Mn. Т. F. FuLLER.—The death has taken place 
at Bexley Heath (Kent), of Mr. Tom Frederick Fuller, for 
many years partner, with his brother. in the firm of John C. 
Fuller & Son, electrical engineers, of the Woodland Works, 
Bow, E. He was in his 93rd year. and prior to joining his 
brother he was with the Electric Telegraph Co., The Indi: 
Rubber, Gutta Percha, and Telegraph Works Co., Ltd., of 
Silvertown, and W. T. Henley's Telegraph Works Co., Ltd. 
Не retired from the firm in 1908. 


NEW COMPANIES REGISTERED. 


John Furlong & Sons (1920), Ltd. (5,062).—Private com- 
pany. Registered in Dublin October 26th. Capital, £120,000 in £1 shares. 
To carry on the business of generators and suppliers of electricity. The 
subscribers (each with 100 shares) are: M. G. Haughton, Woodlands, Glan- 
mire, Co. Cork; C. C. Mercier, Ardmachree, Limerick. The first directors 
are: М. G. Haughton, C. C. Mercier, J. P. Goodbody, senr., J. P. Goodbody. 
junr., and G. E. Goodbody. Secretary: С. C. Mercier. Registered office : 
l.3pp's Quay, Cork. 


Oldham & Son, Ltd. (171.213).—Private company. Regis- 
tered November Sed. Capital, 230.000 in £1 shares. To carry on the business 
of mining. mechanical, and electrical engineers, manufacturers of and dealers 
in miners' lamps and colliery requisites, founders, machinists, manufacturers 
and patentees of primary and secondary batteries and hardware, &c., and 
to acquire the -business carried on by O. Oldham, at Denton, Lancs., as 
„Oldham & Son." The first directors are: O. Oldham, Cambridge House, 
Highfield, Gorton, Manchester; G. Oldham, Sunny Bank, Haushton Green, 
Denton, Manchester: E. С. Oldham, Cambridge House, Highfield, Gorton, 
Manchester: J. Oldham, Cambridge House, Highfield, Gorton, Manchester. 
Secretary (pro. tem): J. J. Hammond. Registered Office: 36, Hyde Road, 
Denton, near Manchester. 


Thomson Woollard, Ltd. (171,146).—Private companv. 
Reyistered October 30th. Capital, £4,000 in £1 shares. To carry on the 
business of manufacturers and repairers of and dealers in motor accessories 
and other mechanical and electrical contrivances, &c. The subscribers (each 
with one share) are: H. Thomson, Alexandra Works, Brent View Road, 
West Hendon. N.W.9, engineer; G. Woollard. Alexandra Works, Brent 
View Road, West Hendon, N.W.9, engineer. The first directors are: H. 
Thomson and G. Woollard. Secretary: G.  Woollard. Registered office : 
Alexandra Works, Brent View Road, West Hendon, N.W. 


Perfection Electrical Co.. Ltd. (171,252).—Private com- 
pany. Registered November 5th. Capital, 21.000 in £1 shares. To carry on 
the business of marine, mechanical, civil, electrical, steam, gas, ventilation, 
and hydraulic engineers, manufacturers of motors, machinery, plant, and tools, 
agents or brokers for or in connection with the sale of motors of all kinds 
and ether electrical and engineering appliances, &c. The first directors ате: 
F. W. Martin. 54. Bruce Castle Road, Tottenham, N. (director Walton Shin- 
ping Co. 144; H. E. О. Filis, 52. South Croxted Road, Dulwich, S.E. 
(director C.E.C., Ltd.). Registered office: 1, Emerald Street, W.C.]. 


Brentwood District Electric Co.. Ltd. (171,224).—Regis- 
tered November 4th. Capital. €2.000 in £1 shares. To carry on the business 
indicated be the. title. Minimum cash subscription 7 shares. The first 
directors are: A. G. Collis. 25, New Road, Brentwood: J. Bradford. Ivvbank, 
Levtonstone, E.; D. Cornish, Mount Lodge, Hutton Mount; H. F Wood, 
Oaklands, Hutton Mount. Secretary: J. W. Vincent. Registered office: 53, 
New Broad Street. Е.С. 2. В 


Newcastle & Sunderland Oxy-Electric Welding & Metal. 
Jurdical Co., Ltd. (171.250).— Private companv. Resfistere:| 
November sth. Capital £5,000 in £1 shares, To carry on the business cf 
welders and artificers in metal and all) kinds of engineering works an 
metallurgical and other operations, &с. The subscribers (each with one share) 
are: J. R. Pakeman, 11, lronmonger Lane, F.C.. solicitor: H. M. Cordrev. 
11. Tronmoner Lane, E.C.. solicitor’s managing clerk. The first directors are 
to be appointed bv the subscribers. Solicitors: Pakeman, Son & Read, 11, 
Ironmonger Lane, E.C. 
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OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES, 


Yale Electric Power Co., Ltd. (60,493).—Return dated 
po ri 12th, 1990. Capital, £20,000 in 3,300 preferred shares of £1 each 
688 ordinary shares of £25 each; 300 preferred and 668 ordinary shares 
Py up; 215,300 paid, £1,700 considered as paid. Mortgages and charges, 


English Electric Co., Ltd.—Charge on shares in various 
companies and certain lands and buildings, &c., dated October 13th, 1920, 
supplemental to indenture dated December 12th, 1919, securing £250,000. 
Holders: Lloyds Bank, Ltd. 

Monometer Manufacturing Co. (1918), Ltd.—Satisfaction 
in 1000 on February 90th, 1920, of debentures dated August 12th, 1918, securing 


CITY NOTES. 


At the annual meeting of this company, 
on November 4th, the chairman, Mr. Ber- 
nard Drake, said the profit of £23,017 was 
about £4,000 above the average for the 
three years 1917 to 1919, and this was after reserving £1,819 for 
further depreciation of Stock Exchange investments, and about 
£900 for interest on bank overdraft. The transfer of the 
wholesale department to a separate company has involved 
a division of the items of goodwill, stock, с. Thus the 
item of goodwill which last year was written down to £44,000 
now appears as £26,244 Зв. 51., and the item of investments 
is increased from £20,853 19s. 9d. to £50,518 lls. 3d. The 
shares of the sub-company are tuken at par, which is well 
justified by the return made to the parent company on the 
investment. The stock which last year stood at £39,355 
appears this year at £11,606, representing the portion apper- 
taining to the company. The, turnover has increased enor- 
mously, and the orders in hand on July Ist, 1920, gave every 
indication of a continued expansion of business. Further 
working capital being necessary, the directors are making an 
issue of £50,000 7-year notes, bearing interest at 10 per cent., 
and redeemable at 105. As these notes will yield. nearly 10$ 
per cent, to redemption, and are well covered both as regard 
ofits and assets, they should be readily taken up. The 
lege power station at Widnes, with an output of 10,000 kilo- 
watts, and provision for extensions, is now coinpleted, and 
contracts are in hand for the electrification of mines, cotton 
mills, and the driving of machinery of various kinds by elec- 
tric power. 


Drake and 
Gorham, Ltd. 


The Sociéte Suisse pour l'Industrie Elec- 


Societe Suisse trique at Glarus, which has suffered heavy 


pour l'Industrie losses owing te the fall in the Continental 
Electrique exchanges, is about to reorganise its capital 
at Glarus. account. This company, which has a share 


capital of 20,000,000 fr. (£800,000 at the par 
of exchange), and owns 60,000,000 fr. in debentures, 18 holding 
shares of, und has mude advances on current account to, 
various electric enterprises in Russia, Austria, France, Ger- 
many, Spain, and especially in Italy. Before the war the 
société was a flourishing concern, and the directors explain 
that, on the basis of pre-war prices and exchanges, there 
would have remained a surplus of 34.987.379 fr. after payment 
of all the creditors, debentures, and shares. The total value 
of the assets would have amounted then to 131,900,117 fr., 
but on the basis of the average prices for October the value 
is only 53,183,055 fr., and with creditors, debentures, and 
shares representing together a total of 96,912,747 fr., there 
is a total loss of 43,729,682 fr. Of this loss, however, an 
amount of 25,493,548 fr. 18 covered through exchange guar- 
antee contracts. 'l here remains thus an uncovered balance of 
about 18,936,133 fr. As the earninys are not sufficient to pay 
the debenture interest, a reconstruction of the undertaking 
is necessary. Liquidation being not advisable in view of the 
exchange contracts, which will only fall due in 1940, the board 
proposes to transform the whole of the debentures into 6 per 
cent. cumulative preference shares, to be repaid at 110 per 
cent.. and to write down the face value of the shares from 
500 fr. to 100 fr. This would produce an amount of 16.000,000 
fr. to be set off against loss, while the remaining balance 
would be written off through the profit and loss account. The 
directors hope, if the exchanges should not deteriorate further, 
to be able to distribute a small dividend on the preference 
shares for the business year 1971. 


Stock Exchange Notices.—The undermentioned have been 
ordered to be officially quoted :— 

London & Suburban Traction Co.—Four ordinary shares of 
£1 each. fully paid, Nos. 1,846,078 to 1.846.081 ; and four 5 per 
cent. cumulative preference shares of #1 euch, fully paid, 
Nos. 1,608,435 to 1,608,438. 

The Committee has specially allowed dealings in the follow- 
ing under temporary regulation 4 (3) :— 

Erinoid.—260,000 shares of 5s. each, fully paid, Nos. 740,001 
to 1, 000, 000. | 5. | 


Belgian Electric Cable & Rubber Works.—The Belgian 
Electric Cable & Rubber Works, Brussels, which was formed 
in September, 1919, with a capital of 3,500,000 fr., is at present 
inviting applications for 2,530 shares of 500 fr. each at a pre- 
mium of 100 fr. per share. According to the prospectus the 
company owns íwo factories. One is in the Rue Bollinckx, 
Anderlecht, near Brussels, where employment is given to 
about 200 hands engaged on the production of electric wires 
and cables. The works have an area of 4,200 sq. metres, but 
large extensions are in hand. The other factory is at Menin; 
it was badly damaged during the war, but the work of 
reconstruction is well in hand, and it is expected that the 
manufacture of industrial rubber goods will be commenccd 
there early next year. When the two factories are in full 
working order it is anticipated that the annual output of the 
company will attain a total of 12,000,000 fr. | 


A Swedish Company.—The report of the directors of the 
Elektrisk A. B. Chr. Bergh for the year ended on May 3lst, 
1920, shows а loss of 1,130,000 kr., аз compared with net profits 
of 619,000 kr. in the preceding year. During the year a 
scheme of reorganisation was undertaken with the object of 
accommodating the company to the change in circumstances, 
and the result was the discontinuance of the less remunerative 
departments and branches and a reduction in the staff. Ihe 
directors recommended that the loss should be met by the 
appropriation of the whole of the disposition and building 
funds and the transfer of 928,090 kr. from the reserve fund, 
and the recent general meeting approved the adoption of 
these measures. 


Amazon Telegraph Co., Ltd.—The report for the year 
ended June 30th, 1920, shows a gross revenue of £85,130, 
and working expenses £43,239. After providing £4,163 for 
income tax, £6,548 for depreciation of investments, £10,051 
for debenture interest, and £11,965 for sinking fund, and the 
payment of a dividend of 44 per cent., less tax, on the share 
capital, there is a balance of £7,131 to Le carried forward, 
subject to corporation profits tax. Nothing is transferred to 
the reserve this year owing to the heavy depreciation in 
value of the company's investments. 


New Issues.—Westinghouse Brake Co., Ltd., is making an 
issue of £350,000 З per cent. first mortgage debentures at 95 
per cent. The company as now constituted is a combination 
of the Westinghouse Brake Co. and the Consolidated Signal 
Co., and the name of the undertaking will be altered to the 
Westinghouse Brake & Saxby Signal Co., Ltd. | 


United Electric Tramways Co., of Caracas.—The report 
for the year ended June 30th, 1990, states that after making 
due provision for excess and corporation profits taxes the net 
revenue amounted to £16,346, which, with the balance brought 
forward, shows a disposable balance of £91,467. A dividend 
of 8 per cent. 1s recommended, carrying forward £7,867. 


Singapore Electric Tramways Co., Ltd.—The directors 
report that after providing £23,523 for maintenance and 
repairs, £14,076 for depreciation, and £615 for royalty to the 
Municipality of Singapore on the tramway profits for 1918, 
the accounts for the year ended December 3186, 1919, show 
a loss of 46,537. which increases the debit balance to be 
carried forward to £11,943. 


Siemens Brothers & Co.—Dividend of 5 per cent. (1s. per 
share), free of tax, for the half-year ended June 30th, 
payable November 30th. 


Aster Engineering Co., Ltd.—Interim dividend at the rate 
of 8 per cent. per annum on the preference shares, and at 
the rate of 10 per cent. per annum on the ordinarys. | 


National Telewriter Co., Ltd.—The accounts for the year 
ended June 30th, 1920, show a balance to the credit of profit 
and loss account of £1,067. 


Indian Electric Supply & Traction.—Interim dividend at 
the rate of 6 per cent. per annum, less tax, on the ordinary 
shares for the half-year. 


Anglo- Portuguese Telephone Co., Ltd.—Interim dividend 
of 3 per cent., less tax. 


STOCKS AND SHARES. 


TUESDAY EVENING. 
RESUMPTION of work by the coal miners had to take a sub- 
ordinate position to other matters of greater public interest. 
Mr. Green wood's case, for instance, has made more impression 
than the result of the coal dispute, and there are various items 
of equal importance to detract from interest in business affairs. 
This may have something to do with the quietude which has 
befallen Stock Exchange markets. Members of the House 
declare they have rarely seen business so uninteresting, 
although from the point of view of quantity, some firms sav 


thev are snowed under with small orders, the execution of 
which hardly pays. 
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Markets seem to be none too happy about the monetary out- 


ldok, but whatever pessimism there may be in this direction is 
answered very effectively by the way in which British Govern- 
ment stocks continue to rise. Such an influence naturally 
counts with all fixed-interest stocks, and in spite of increasing 
competition, the best class securities command noticeable 
attention from the genuine investor. | 
ther rises in dollar stocks are amongst the features of the 
week. General Electric of New York fives are 3 up at 196. 
Canadien General Electric Common rallied to 190, and the pre- 
ferred to 1153. Rio Tramways firsts at par are 4 higher, and 
Bao Paulo firsts have risen to 97. Mississippi River Power 
referred at 76 is 3 to the good. Electric Development of 

Dos per cents have improved 1j to 1173. Such move- 
шо as these are made simply in order to bring the quota- 
tión$ into their proper relation with the rate of New York 
exchange, and they may be accompanied by scarcely апу actual 
business. Ag prices advance, it naturally becomes more difti- 
cult. ker the remaining holders to decline such figures, but it is 
gu feasible for quotations to move 5 to 15 points without five 

uadred dollars’ worth of stock being dealt in. 

The railway market has halted in its’ upward march, and 
amongst the steam stocks, a general easing-off of quotations 
occurred. Underground Electric A shares are a little 
lower at 7s., but Districts improved to 154, a rise of the 
fractign.. The demand for pre-ordinary stocks continues, and 
with: eemparatively little floating supply-available, prices in 
this market steadily creep up. The tendency of money nowa- 
days.is to seek safety in sound securities rather than to adven- 
ture into more speculative directions, and for this reason, the 
pre-ordinary stocks of the Home Railway companies, many of 
which stand at low levels, are being examined with a view to 
E appreciation in price in years to come. Underground 

come Bonds are unchanged at 70}. It is a little interesting 
to notice in connection with transport matters that one of the 
big shipping lines in the United States has just adopted elec- 
trical propulsion for half-a-dozen of its ships, and the result 
of the experiment will be watched with a good deal of atten- 
tion on both sides of the Atlantic. 

The possibility of the Income Tax going up next spring, of 
which mention was made here last week, has further improved 
the quotations of cable stocks and shares. Easterns have risen 
to 1514, Globe ordinary and China shares to 15. Moreover, 
there is very little stock to be obtained. It may possibly pay 
the prospective buyer of these issues to ask whether he can 
obtain the new shares of the four leading Eastern companies 
at a rate relatively cheaper than those current for the old 
issues. The nominal prices are about £9 for the £5 paid new 
Bastern Extension, Western and Globe shares. Eastern Tele- 
graph new, 10s. paid, stand at 18s. 6d. Making necessary 
allowances for the difference in dividend payments on old and 
new shares, the latter come out the more cheaply. Apart 
from Eastern stocks, there is not much doing, but Cuba Sub- 
marines rose $ to 7, on consideration of the high yield afforded 
&t the present price. Even at 7, the return comes to 10 per 
cent. on the money, and dividends hitherto have been paid 
free of tax, which makes this equal to about 14 per cent., 
allowing for 6s. in the £. Marconis, after being 3, reacted a 
little. The Canadian Marconi Company announces that a 
meeting is to be held on November 23rd in Montreal to con- 
sider resolutions to increase the capital from 93 million dollars 
to 74 million dollars by the addition of 14 million shares of 24 
dollars each. This has caused the existing Canadian Marconis 
to ease off a little to 8s. 9d. | 

The slightly harder tone which developed in home electricity 
shares is maintained, and County of London hardened to 7}, 
Chelseas to 34. Westminsters hold their rise at 54. Business, 
however, is exceedingly quiet and interest at a low ebb. 
Amongst the manufacturing shares, Edisons recovered to 
17s, 6d. Great interest is taken in what the dividend is likely 
to be. It may be recalled that the interim dividend was post- 
ponien last May, and this came as a severe disappointment. 

or 1919, the company paid 10 per cent., and in the absence 
of ап interim dividend, it is natural that there should be a 
little misgiving as to whether this rate can be maintained in 
respect of 1920, although in the Stock Exchange, rumour says 
that the company will be able to do it. It should not be more 
Шап a week or two, however, before the question is set at 
rest by an official announcement. | 

General Electrics are better at 13, and the B ” preference 
stiffened to 20s. Telegraph Constructions rose to 21. In their 
case it is pointed out that the recent heavy increases of capital 
by the Eastern group of cable companies should help the con- 
struction undertakings to a noticeable extent, inasmuch as the 
latter are likely to benefit by the expenditure of part of the 
money. Electric Constructions keep steady at 18s. 9d., and 
Henley’s maintain their improvement at 33s. 9d., while 
Siemens are firm at 95s. Callender's B” preference are 
198. 6d. - buyers. with no shares offering. Amongst engineer- 
ing shares, Babcock & Wilcox keep good at 24, on the increase 
in the interim dividend recently made, but the conclusion of 
the coal strike has passed almost without effect. То explain 
the comparative indifference with which the public are treat- 
ing the markets for stocks and shares affected by coal, it is 
pointed out that something of a rise occurred in advance of 
work being resumed, but the observer knows well enough that 


people are not buying industrials just now, seeking rather in- 


vestment securities, or else putting money into the high-yield- 
ing debenturcs, Notes and similar issues that are being made 


- 
- 


with freedom. It is said, moreover, that there are many other 
new issues likely to be put on the market before Christmas. 

Mexicans are moving a little irregularly во far as the utilities 
are concerned, but Mexican Government stocks are decidedly 
better, on the statements from Washington that the way is 
now clear for Mexico. to obtain the long-talked-of .loan from 
the United States. When once this becomes an accomplished 
fact, Mexicans are likely to go ahead, and indeed al] the news 
from the country promises favourably enough. British 
Columbia Electric stocks have again been rimng, the preferred 
and deferred gaining 2, the preference 13, and the 44 per cent. 
debenture stock 4 points. As already mentioned, the reason 
for the advance lies in the capital progress which the company 
is making in its traffics, and the prospect thus held out for 
better dividends. Anglo-Argentine Tramways 5 per cent. 
Debenture is better at 624, and Brazil Tractions rose to 49. 
Apart from these, the main movements in the foreign list are 
concerned with rises amongst dollar stocks as indicated above. 
Calcutta Electric Supply drooped to 53 on declaration of з 
dividend at the rate of 8 per cent., and Calcutta Trams fell to 
64 in sympathy. | 

Rubber shares are dull and depressed, on the price of the 
raw material falling to 1s. 1d: per lb., at which there can be 
little or no profit for the great majority of producing concerns. 
In some cases, however, the boards of rubber companies have 
sold forward at higher levels, and this serves to temper the 
flatness of the list 4s a whole, although, of course, it is only a 
temporary factor. Armament shares are unsteady, Vickers 
and Armstrongs both going back after their sharp recoveries 
from the lowest touched. The recently issued Notes by the 
Explosives Trades Company were well taken by the public, and 
a premium of 4 per cent. is quoted. 


SHARE LIST OF ELECTRICAL COMPANIES. 


Home ELECTRICITY COMPANIES. р 
Dividend Price 


— — Nov. 9, Yield 

1918. 1919. 1920. Rise or fall. p. o. 
Brompton Ordinary. T e... 8 19 6 — 210 0 0 
Charing Cross Ordinary .. oe 4 1 8 — 10 15 6 
do. do. do. 4àPref..,. 21 & 9 — 8 8 8 
Chelsea . „ Фе УВ 1 Ш + } 6.8 0 
City of London © © «„ 3 10 1 — 8 19 18 
do. до. 6 per cent. Pref... 6 6 19 == 611% 
County of London .. ies . 9 8 +3 19 18 4 
do. do. ё percent. Pref. $6 6 8 == тв 
Kensington Ordinary „„ .. Ê 1 — 908 
London Electric  .. “ә „„ МШ 9% 1 — 7 10 0 
do. do. 6 per cent. Pref... 6 6 8 — 10 6 0 
Metropolitan. . .. oe ee 6 6 di — 19 B 8 

o. 44 per cent. Pre... % é — $ со 
Bt. James’ and Pall Mall 100 B — осв 
South London А ee ee Б 6 m 9 1% 0 
South Metropolitan Pref... ee 1 1 168 — 8 12 8 
Westminster Ordinary оь оь В 10 tà — 9558 

Й TELEGRAPHS AND TELEPHONES. 

-Am. Tel, Pref «„ „ 6 6 Tüxd  — 7 14 10 
iM m Det, oe 2 0 ие là 17 = 8 16 6 
Chile Telephone ee ee ee ° 6 5 ы = *$ 9 1 
Cuba Bub. e ee oe oe q q 7 4l е10 0 0 
Eastern Brte eo eo ee 8 10 1 + е 18 < 
Eastern Tel. Ord, .. T ec 8 10 181 42 6 13 0 
Gl be Tel, and T. Ord.  .. ec 8 10 15 + { *6 18 4 

do, do. Pref, .. ee 6 6 8i + 617 3 
Great Northern Tel, ee m) эз 23 90$ = 10 16 8 
Indo Hvropean „ 18 10 80 xd — 8 6 8 
Marconi ee ee eo ев 95 95 — - 8 10 @ 
Oriental Telephone Ord. ee ry) 10 19 nd *4 18 [| 
United R. Plate Tel. 0 0 ee 8 8 — % 10 8 
West India and Panama oe ee 1 нп E М Wil 
Western Telegrapb.. өө өө 10 16 == 618 4 

Home RatLs. i 
Central London Ord. Assented .. 4 4 — 946 
Merropoliten ee ee ee oe i Ab 31 — 616 8 
do. District КЕЕ. In ип +4 MD 

rground Elect: пагу.. | - и 
кзг do. do, "А" P NU Nil 77 — 6d. ир 

do, do. Income .. 6 é 704 — — 

FonREION Trams, 4С. 
Agio- . Trame First Pref. .. Nil 8 — 9 8 4 
"UE do. ала Рге!, ee Nil E — Nu 

до, do. 5 Deb. ee 6 6 g +2 8 0 0 
Brazil Tractions  .. T - Mi Nil 45 +1 Wil 
British Columbia Bleo, Riy. Pfor, B 6 87 +13 8 18 10 

do, do. Preferrred d Б +2 *$ 19 

do. do, Deferred 8 +8 *b 19 8 

do. do. Deb. ee ü 4 67 44 тти 
Mexico Trams 5 percent. Bonds.. B 1 4t — и 

a ighi Common . A A оъ Nn 

$ mmon .. eo A p U 

мые ы . Pret. ee . MH Ni 21 — ип 

do, let Bonds. „ МПИ ип 64 +8 ип 

MANUFACTURING COMPANIES, 

Baboook & Wilcox .. .. . W 15 5b — ы 0 
British Aluminium Ord, .. eo Ш 10 1 — 10 0 
British Insulated Ord. oe oe 153 15 1$ — 9 8 
Oellenders .. - oe oe 36 15 le — 10 0 0 

[T] 64 eee ee oe 06$ 06$ - 18/9 = 6 18 8 
Castner. Kellner s oe „ 20 17 8 — 5 18 4 
Orompton Ord. eo оо S. 10 10 13/6 — 11 8 6 
Bdison-Bwan, A” s ee 10 10 10% — 6d п 8 6 

do. do. брег ont. Det, .. 6 b 1 — 8 19 6 
Electric Construction .. = Ш 10 180 — 10 18 4 
Gen. Bec. Pret, ee. oe ee 6% & 18/6 — 4 0 5 

do, Ord. ee ee ee ^4 10 i * re 97 5 6 
Henley oe ee oe oe 15 14 - B 4 8 

do. 82 ee eo ee ее 43 N ' Ba ` = 7 4 0 
India-Robber.. ee ee ee 10 10 11 = в 0 0 
Met,-Vickers Pref, .. ee o == 8 9 - B 0 0 
Biemens Ord... T ee оо 10 10 95. — н 0 0 
Telegraph Ооп. ee ee е 20 9 21 41 5 11 8 


* Dividends paid free of Income Tax. 
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"- STREET LIGHTING.—II. 


By HAYDN 


T. HARRISON. 


Тилт the question of street lighting is rapidly becoming 
of primary importance is evidenced by the report of 
the committee which lately dealt with the question of 
motor-car headlights. That powerful headlights are 
necessary when travelling at the present-day speed on 
unlighted' roads was admitted, but it was generally 
agreed that such headlights should be turned off when 
the light from the street lamps produced sufficient illu- 
mination to allow a vehicle to travel with safety to the 
public. It is interesting to note that in the discussion 
on this subject at the Illuminating Engineering Society, 
Mr. J. W. T. Walsh suggested, as the result of the 
National Physical Laboratory’s experiments, that 0.1 
foot-candle was required to produce the degree of visi- 
bility necessary 200 ft. in front of the car. 

The proposed ‘‘ standard clauses for inclusion in a 
specification of street lighting," as published by Mr. 
A. P. Trotter in his paper read before the Illuminating 
Engineering Society, in April, 1913, which were re- 
commended by the Joint Committee (consisting of re- 
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case both in London and in important provincial towns 
such as Manchester and Birmingham, &c. This being 
the case, it is obvious that either the standard of street 
illumination must be raised, or the traffic requirements 
must be held back in order to ensure the safety of the 
public. 

To raise sufficiently the standard of street illumina- 
tion would, under circumstances which existed ten years 
back, have then meant a heavy increase of rates; to do 
so to-day only requires the expenditure of a relatively 
small sum, due to the great advance which has taken 
place in knowledge of the use of illuminatifig appli- 
ances. In order to save considerable expenditure, it 
is often advisable that the existing positions of street 
lamps should remain the same; it is, therefore, necessary 
to ascertain the power which such lamps should have, 
to give the desired results—which for the sake of argu- 
ment we will take as а minimum of 0.1 foot-candle 
horizontal illumination on the road, or to conform with 
the recommendation of the Joint Committee on a hori- 
zontal plane 3 ft. 3 in. above the road level. 


VIEW 


20 40 60 100 120 мо FT. 


Fias, 1 AND 2. 


presentatives of the Institution of Electrical Engineers, 
Institution of Gas Engineers, the Municipal and County 
Engineers, and the Illuminating Engineering Society), 
formed on the suggestion of Mr. C. P. Sparks after the 
discussion of the writer's paper read before the Institu- 
tion of Electrica] Engineers in 1910, put forward the 
following valuable recommendations, based on actual 


tests made at that time, namely, that streets should 


be classified as follows: — 


TABLE III. 


CLASS A.—Having a minimum horizontal illumination 

| of 0.1 foot-candle. | 

CLASS B.—Having a minimum horizontal illumination 
of 0.025 foot-candle. 

CLASS C.—Having a minimum horizontal illumination 
of 0.04 foot-candle. 

Class D.—Having a minimum horizontal illumination 


of 0.06 foot-candle. 
E.—Having a minimum 
of 0.01 foot-candle. 
This table, taken in conjunction with the discussion 
on motor-car headlights, would indicate that in order 
to allow of powerful headlights being turned off, the 
Streets must be lighted up to the highest standard men- 
tioned. 
А reference to Mr. Trotter' s paper will show that only 


CLASS. horizontal illumination 


the best illuminated streets in London, such as Cheap- | 


side, Whitehall, Regent Street, «с. , renchied the standard 


at that time, and with few exceptions this is still the - 


These figures are given in Table 1V for lamps placed at 
various distances and heights, the latter being an im- 
portant factor when dealing with horizontal illumina- 
tion. 


TABLE IV. 
Distance between lamps. Height. 
ft. 12 ft. 17 ft. 2 ft. 30 ft 
C.P C.P. C.P. C.P. 
100 750 580 383 340 
190 1,980 850 617 530 
140 2,010 1,320 840 787 
160 3,000 1,950 1,360 1,123 
180 4,240 2,750 1,900 1,550 
200 5,800 3,750 2,570 2,970 
290 7,700 4,960 3,380 2,710 
240 10,000 6,490 4,360 8,489 
270 14,200 9,080 6,150 4,880 
300 32 000 12,450 8,380 6,620 


А glance at the above table indicates the great import- 
ance of keeping the light sources as high as possible. 
which also has the advantage of permitting the use of 
powerful units, as they are out of the line of sight, but 
such an arrangement has hitherto often proved im- 
practicable on account of both primary expense and in- 
creased cost of the more powerful units. 

The improved illumination demanded by modern 
traffic conditions would appear to eliminate the con- 
sideration of lamps at a height of less than 17 ft., as 
the use of units of more than 1,000 с.р. at a lower height 
than this would lead to unsatisfactory results due to 
glare. 
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A height of not less than 24 ft. should therefore be 
aimed at. 


TABLE Y. | 
At 190 ft. apart 617 c.P. or 27,000 c.r. to the mile. 
1 э? 39 1, 97 99 ‚000 9) »? 
240 59 gy” 4,360 э” 77 96,000 39 L4 
300 57 „э 8,380 LE »* 110,000 93 ы 


Table V gives the necessary c.P. to obtain the mini- 
mum horizontal illumination of 0.1 foot-candle, and 
also the total c.P. necessary per mile of street for 
different spacings. 

It will be noted that when the lamps are spaced at 
300 ft., four times the total с.р. is needed to equal that 
at 120 ft., the actual с.р. of each lamp being 13.5 times 
as much, despite the fact that the area and minimum 
degree of illumination are the same. "This is due to the 
street being a narrow elongated area; the lamps actually 
illuminate a very large area beyond the limits of the 
street or road, unless some special device is adopted to 
prevent this waste of luminous energy. 

In order to realise the importance of such a device, it 
is necessary to remember that luminous energy is dis- 
tributed from light sources in all directions, but that 
the only useful energy is that which reaches the objects 
which it is desired to see. For this reason the energy 
in the upper hemisphere is usually diverted into the 
lower hemisphere by means of reflectors or prisms, which 
preferably concentrate it into the angles from 10 and 
20 degrees below the horizontal, thus reaching the more 
distant objects, which are otherwise very feebly illu- 
-minated due to the law of inverse squares. 

Such reflectors and prismatic globes are available, and 
will increase the intensity from twice to two and a half 
times the mean value. This is a great advance in the 
right direction, but still represents a large consumption 
of gas or electricity to produce the degree of illumina- 
tion demanded by modern conditions, as owing to the 
circular distribution of the rays 75 per cent. of the 
increased power near the horizontal angles is wasted in 
illuminating the adjacent buildings, or radiates outside 
the area to be illuminated. 

Reference to figs. 1 and 2 will show how at 150 ft., 
the distance halfway between the lights, the whole area 
of a street up to a height of 25 ft. is covered by a 10 
deg. vertical angle and 20 deg. horizontal angle, and 
that more than half the distant area to be illuminated 
is covered by 30 deg. А solid angle of 30 deg. only 
represents .213/12.56 part of the total spherical flux; 
thus it follows that street lighting can be carried out 
much more economically by directing the luminous flux, 
than by allowing it to be distributed equally in all 
directions as is the case with many forins of illuminants, 
or by increasing the radial distribution over certain 
vertical angles as is done by the present improved street 
lighting devices. Apparatus for directing the luminous 
flux to the distant parts of a street or road have been 
devised by several people, but they have all hitherto 
proved impracticable on account of the fact that thev 
interfere with the lower heniispherical distribution, thus 
reducing their efficiency and making it essential to de- 
vise special means of illumination near the post. 

The writer has devised а means by which only the 
upper hemispherical luminous energy is directed to 
the distant area of the street, the lower hemispherical 
distribution remaining unaltered. 

With this apparatus the luminous intensity in the 
required direction is ten times that of the original 
source; this is not as high as it theoretically could be 
made, but it is the average result in practice without 
any special adjustments, and including all losses due 
to the absorption of protecting lanterns, dirt, &c. The 
illumination of the street is purposely allowed to in- 
crease near the light sources, as it has been found in 
practice that too even an illumination is a disadvantage, 
as it reduces contrast of light and shade. 

A long street lighted in this way has now been in 
operation several months in order to test the public 
opinion and that of motorists and those connected with 
fast-moving traffic; the criticisms have been universally 


favourable. It is, therefore, interesting to compare the 
costs of lighting by this and other means. 

The road was originally lighted by means of 550-watt 
flame arc lamps erected 22 ft. from the ground at in- 
tervals varying from 240 to 300 ft.; the result under 
those conditions was brilliant illumination near the 
lamps, which diminished to 0.005 foot-candle half-way 
between them. With the new directive fittings tle 
minimum is now 0.05 foot-candle, or ten times more 
than that previously maintained ; this is being done by 
the use of gasfilled lamps giving 300 to 350 c.r. at the 
declared pressure of the supply, as they are purposely 
underrun in order to obtain a higher average life, with 
the result that. the consumption of electrical energy 
amounts to 6 B.T.U. per hour per mile. 

Taking all-night lighting (4.000 hours per year), and 
the price per unit at 3d. (which is in excess of that 
generally charged at the present date), the total cost 
for electrical energy per mile of street lighting would 
only be £300 for this high standard of street lighting. 
The cost of lamp renewals, cleaning, &c., with an aver- 
age life of 800 hours for the lamps, amounts to less 
than £100 per mile of street per annum, with the result 
that the new directive street lighting allows of the 
illuminating of streets up to a standard ten times higher 
than that previously obtained at a cost not exceeding 
the pre-war figures. 

Such a result would be incredible, as it represents an 
advance of 3,000 per cent. efliciency (if such a figure 
may be used) since pre-war days; but this only empha- 
sises the remarks of Mr. Preston S. Millar referred to 
earlier in this article, namely, that if proper advantage 
is taken of modern lamps in conjunction with 
scientifically designed fittings for them, results can 
be obtained which will not only bring the standard of 
street illumination up to that demanded by present 
road traffic, but which will do so (including the interest 
and sinking fund charges on the expenditure of capital 
necessary), at a cost which is lower than that paid an- 
nually for the present inefficient, expensive, and what 
should be obsolete methods. 


SOME NOTES ON METHODS OF CHARGING 
FOR WATTLESS CURRENT. 


Bv G. W. STUBBINGS, 


Тнк recent articles on the subject of power factor, from thc 
pen of Mr. Turnbull, and the discussion arising therefrom, 
seem largely to turn on the matter of the most equitable 
basis on which the price of electrical energy can be made 
to vary with the power factor of the demand. The vexed 
question of wattless current has come in for ite due share 
of attention, and one cannot but think that a notion which 
ig, after all, a mathematical fiction, is hardly one to be put 
before the uninstructed consumer. The vital feature of a 
load of low power factor is that it drawa more current from 
the mains than does the same load at a power factor of 
unity, and that for the low-power factor load the supply 
authority, in addition to giving the required number of 
kilowatts, has also to furnish an additional number of k. v. A. 
It is the arithmetical, and not the vectorial, difference 
between the К.У.А. and the Kw. that is the matter of real 
importance. Consider, for instance, a load of 10 Kw., at 
95 power factor, and 400 volts. The current in these 
circumstances will be 26:4 amperes, wbich is 1:4 amperes 
in excess of that required for the same load at unity power 
factor. The wattless component of this current is, however, 
no less than 7:8 amperes. i 

Mr. Dorey has rightly pointed out that the most rational 
method of charging for energy on А.С. systems is on the 
basis of a fixed charge per quarter per k. v. A. of maximum 
demand, plus a fixed rate per unit. This tariff penalises 
low power factor on a basis as equitable as can be devised, 
and also takes load factor into account. The alternative 
method of а variable rate per unit, due to Dr. Arno, has 
also been referred to by Mr. Dorey, but the basis of this 
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method, and its relation to the notion of extra current 
mentioned above, may be of interest, as they are not at 
once apparent. 

Dr. Arno’s system is to charge a fixed sum per compler 
unit, the number of such complex units being a certain 
fraction, say, I/n of the K.v.A.-hours, plus a fraction equal 
to (1 — 1/n) of the energy consumption in units. 

If w be the watts їп the circuit, and cos ф be the power 
factor, the rate of charging is— 

(n — I) Win + l'n . сов ф 
= W + l[n (ж/сов ф — w). 


The quantity (ж сов ¢ — w) in this expression is plainly 
equal to the excess volt-amperes over those actually 
necessary to supply the load. The excess K. v. A. carry no 
power, and are, therefore, in a sense wattless, although, 
of course, they are not to be confounded with the wattless 
currents of the text books. The excess k. v. A. cest the 
undertaking nothing for coal, and use none of its boiler 


MULTIPLYING FACTOR 
MULTIPLYING FACTOR 


AVERAGE POWER FACTOR. 


AMERICAN GAS & ELECTRICITY CO.'$ 
SYSTEM. 


Fia. 1. 


plant, but requiring, as they do, alternator, cable, and 
transformer capacity, they cannot be supplied for nothing. 
If a definite fraction 1/n of the normal price per unit be 
assessed by the undertaking ав the price of an excess 
K.V.A.-hour, the rate of charging for the excess K. v. A. is— 
I/ (W/ eos ф — w), 
and the overall rate of charging for energy supplied— 
w + 1/n (w]cos ф — w). 

This expression represents Dr. Arno’s method of charging. 
Mr. Dorey gave а specific example of this method: а 
charge based on two-thirds of the energy consumption, plus 
one-third of the K. v. A.-hours. The factor 1/7 in this case is 1, 
and this tariff is fixed on the basis that the coat of a 
K.V.A.-hour at zero power factor is 1 of the cost of a unit. 

An adaptation of Dr. Arno’s system has been adopted by 
many undertakings in the shape of a tariff specifying & 
variable price per unit, this price depending upon the power 
factor, the variation being fixed by a schedule. The use of 
a schedale is objectionable in that the price per unit changes 
suddenly, and if the average power factor as calculated 
happens to be just under one of the changing pointe, the 
method of determining this very complex quantity is 
always liable to be challenged. A system used by the 
American Gas and Electricity Co., recently described in the 
Electfial World, fixes a definite rate per unit, this 
rate being based on an average power factor of 0°85. T'he 


chargeable consumption is multiplied by a factor depending 


upon the power factor, the multiplier being fixed by a 
schedule, and being less than unity for power factors over 
085. Acurve showing the variation of the multiplying 
fa.tor with the power factor is shown in fig. 1, and an 
examination of the curve shows that it is based on the cost 
of a wattless K.V.A.-hour being 4 the cost of a unit. 
A curve showing the multiplying factor on the basis of an 
average power factor of 0'8, using Dr. Arno’s method, is 
given in fig. 2. To draw this curve, the differences 
between the k. v. A. at each power factor and those at a power 
factor of 0°8 have been calculated. When this difference is 
negative, the standard charge will be reduced. Fig. 8 is a 
curve giving the multiplying factcr plotted against 


Fra. 2. 


-a +», 


values of tan ф as given by the ratio of the consumptions 
registered by a wattless component and an energy meter. 
Meters specially adjusted to register K.v.A.-hours or com- 
plex units are difficult to test, and are only theoretically 
accurate over а limited range of power factors. Оп the 
other hand, wattless component meters are simple in theory, 
accurate at all power factors, and can be easily tested with 
up-to-date equipment. The latter meters would, there- 
fore, seem to be more suitable for use with a tariff speci- 
fying а variable rate per unit, and the value of tan ¢, ав 
given by the ratio of the wattless component and energy 
meter readings would afford a simple basis on which to 
assign the rate per unit to be charged. The average value 
of tan ф as во obtained will differ from the time average of 
the values of this quantity at any instant, but will approxi- 
mate to & weighted mean value, one obviously more suited 
to the fixing of a charge per unit than а time average value. 
The writer puts forward the suggestion that a carve such as 
fig. 3 based on Dr. Arno's method, might form part of 
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an agreement for a power supply, this method seeming 
preferable to the series of jumps necessary with a schedule. 
The multiplying factor for any ratio of the two meter 
readings is given by the expression — 
т=1 + lja (/ (# + 1) — 1/cos a), 
cos a being the power factor for which m is unity, and / 
being the ratio of the meter readings. If cos а = 0:8 and 
In = i, the expression becomes 
m = 0588 + 4 /(# + 1). 


Labour Act in Holland.— According to the Gazelle de 
Hollande, the new Labour Act which came into force in Hol- 
land on October 24th provides for an eight-hour day and a 
45-hour week in all factories and workshops, but does not 
apply to otlices, to agriculture, horticulture, forestry, or min- 
ing, while the stone industry and dock labour will be the 
subjects of special legislation. Sunday work is forbidden for 
youths and women, and in the case of men may be allowed 
by special arrangement; Saturday work after 1 p.m. is 
governed by the same conditions. The day's work must not 
begin before 7 a.m. or finish after 6 p.m., a special permit 
being required for overtine and for night work. In excep- 
tional circumstances the chief inspector may allow an exten- 
sion of work up to a maximum of eleven hours a day in the 
case of теп and up to ten hours in the case of women and 
youths over 16, but the provisions of the Act limiting the 
number of hours do not apply to managers or sub-managers, 
to foremen, or overseers in charge of the hands. Child labour 
under 14 years of age is absolutely forbidden.—Economic Re- 
view. 


High-Voltage Transmission.—For transmitting energy 
from its new Pit river hydroelectric development, the Pacific 
Gas & Electric Co., San Francisco, will use 220,000 as the 
transmission voltage. Energy will be transformed at the 
station to this voltage by 16,667-к.У.А., 127,000-volt, single- 
phase, water-cooled, outdoor type, Westinghouse  trans- 
formers connected in star to obtain 220.000 volts. There 
will be two banks of three of these transformers making a. 
total rating of 100,000 k. v. A. An additional emergency trans- 
former will also be installed to be used on either bank.— 
Electrical Review (Chicago). 
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Тнв 100,000-н.р.` extension to the plant in the No. 3 station of 
the Niagara Falls Power Co., which has been considered from 
the general engineering point of view in recent issues of the 
Electrical World, embraces what are claimed to be the most 
powerful hydraulic turbines ever built. Two of these 37,500- 
H.P. machines, with Westinghouse generators, were furnished 
by the I. P. Morris department of the William Cramp & Sons' 
Ship and Engine Building Co., and the third set by the 
Allis-Chalmers Manufacturing Co. to the same general speci- 
fications. The contracts were not placed on a basis of com- 
petitive bids, but general dimensions, external appearance, 


— 
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paralleling characteristics, and general excellence were specified 
nstead. 

Brief particulars of the machines were given in concluding 
@ series of four articles in our issue of September 19th, 1919, 
lealing with water-power developments in Canada, but we 
are now able to abstract from the Electrical World further 
information. 7 

Since the design of the entire Allis-Chalmers hydro-electric 
set was under the control of a single group of engineers, it 
was possible to consider the structure as a homogeneous unit. 
Its most striking features are the form of casing, governor, 
interconnecting barrel, brake support, and draught tube. 

The casing is built up of a multiplicity of conical sections 
of steel plate of gradually-reducing cross-sectional area around 
the turbine. The plates are riveted to the flanges of a cast- 
steel speed ring, which forms an integral part of the casing 
and the foundation of the turbine parts. 

Water from the casing to the runner is controlled by means 
of 20 cast-steel guide vanes; each vane is operated by a lever 
through a lnk attached to the shifting ring on the outside 
of the turbine, and is held in position by two thrust bearings, 
one supporting the weight, and the other resisting the upward 
hydraulic thrust when in operation. The thrust bearings 
hold the guide vane in a central position between the dis- 
tributer plates; consequently there is no wear between the 
ends of the vanes and the distributor plates. A stuffing box 
around each vane stem prevents water flowing through the 
bronze bearings supporting the vane, thus preventing grit, 
which would rapidly wear the main supporting Journal, from 
being carried between the surfaces by leakage. The vane 
stems are attached to the shifting ring through links so pro- 
portioned that thev will fail before a guide vane or its stem 
is strained beyond its elastic limit. 

The runner is made of grey iron in one casting, and is 
bolted to a cast-iron hub. which is keyed to the tapered end 
of the turbine shaft. The turbine guide bearing consists of 


LARGE WATER TURBINES. 


lignum vitæ fitted into cast-iron blocks having the end grain 
of the lignum vitæ towards the shaft. The bearing is 5 ft. 
(1.5 m.) in length, and is made in two portions for convenience 
in dismantling and is lubricated with water. . 

A peculiar feature of design is the cast-iron pit liner forming 
the turbine pit and transmitting the weight of the generator 
through the liner directly to the speed ring and through the 
vanes of the speed ring to the foundation. Interalignment 
of the generator, turbine, &c., is thus permanently ensured. 

The guide vanes of the turbine are controlled by water 
pressure on two pistons connecting to opposite sides of the 

. shifting ring. This arrangement keeps 
the governor pipes outside of the turbine 
chamber and enables the cover ‘plate of 
the turbine to be removed without dis- 
turbing the cylinders and governor pip- 
ing. The position of the stems on the 
guide vanes is such that the vanes will 
be in hydraulic balance when about one- 
third. open. They will require consider- 
able force to close or still further open 
the vanes from that point, but both 
forces are minimised. With a difference 
between the sides of the governor pistons 
equal to an operating pressure of 200 lb. 
(14 kg. per sq. cm.), and consequently 
by the usual method of rating governors, 
the governor has a capacity of 940,000 
ft.-lb. (33,120 kg.-m.) The operating 
pressure on the cylinders is controlled by 
means of a four-ported piston valve in 
the governor stand. This valve is moved 
axially by varying the pressure on each 
end of its body by means of another four- 
ported piston valve, which in turn is 
moved by a pilot valve. With this ar- 
rangement the force exerted upon the fly- 
ball mechanism is not sufficient to pre- 
vent the flyballs taking up their exact 
position corresponding to the speed of the 
set. Direct-connected flyballs аге 
used. The mechanism consists essen- 
tially of a fixed collar clamped around 
the main turbine shaft and a movable 
collar held in position and away from 
the shaft by four sets of ball-bearing 
toggle joints placed 90 deg. apart. The 
governor closes the turbine gates from 
wide open to completely shut in three 
seconds, and opens them from closed to 
wide open in four seconds. 1% is ex- 
pected that the rise in speed with 40,000 
Н.Р. suddenly thrown off the machine 
will not exceed 25 per cent. 

In the turbines under discussion the 
diameter of the runner is so large 
compared with the distance from the 
runner to the tailwater level that it 
feasible to design the draught tube in the 
manner. Consequently: a hydrocone retainer was 
used. The chamber has the genera: form which the 
jet of water would take upon striking the impinging 
surface, except that the capacity of the chamber gradually 
increases in the direction of flow more tban is required to 


was not 
usual 


just close. the hydrocone. 
also affords means of regaining the useful effect of the whirl 
of the water as it leaves the runner at partial loads. 


The radially extending passage. 


Vol 87, No. 2,242, Novzuzz2 12, 1920.] THE ELECTRICAL REVIEW. 


687 


Figs. 1 and 2 show the two types of machine, also the 
spreading and hydrocone draught tubes, that on the right 
being the Allis-Chalmers set, and that on the left the Morris 
wheel with Westinghouse generator. The generators are rated 
at 32,500 K. V. A., 12,000 volts, and run at 150 R.P.M. under a 
214-ft. head. Figs. 3 and 4 show the Morris runner before 
and after assembly, while fig. 5 is a sectional view of the 
largest penstock valve in the world; it is of the Johnson type, 


and measures 17 by 24 ft. overall, one valve being installed at. 


the bottom of each penstock close to the entrance to the wheel 
casing. The balanced needle type valve has a movable plunger 
sliding in an internal cylinder; the plunger is of differential 
form providing two operating chambers, which are alternately 
exhausted to the air to move the plunger, the hydraulic pres- 
sure in the penstock furnishing the sole actuating force. Local 
or remote control can be used; the valve stroke may be set 
for any time up to a minimum of 30 seconds for a complete 
stroke in either direction, and it can also be set to close 
automatically in case of a serious break in the wheel casing. 
The I. P. Morris vertical-shaft, single-runner, turbines have 
cast-iron volute casings embedded in the concrete substructure. 
The use of a cast-iron casing has made it possible to preserve 
smooth internal surface contours and to avoid abrupt changes 
in direction of flow. The casing is stayed across the dis- 
iributer by а cast-steel speed ring, the vanes of which line 


up with alternate guide vanes when the latter are in the 


maximum efficiency position. After passing through the 
runner, the water enters а straight, conical, cast-iron, draught 
tube built in sections; the remainder of the tube is moulded 
in the concrete substructure. 

The draught tube is of à new type, the object being to turn 
the water as smoothly as possible along paths of gradual 
curvature, and to preserve symmetry about the turbine axis 
to a point where the velocity has been reduced to so low a 
value that only а small amount of velocity head remains 
in the water. A gradual decrease in Ше velocity is main- 
tained by varying the transverse area of the passage at all 
points in the tube in order to avoid eddies which might cause 
severe vibration of the water column in the penstock and 
turbine. Another advantage is the ability of the form of 
draught tube used to regain the energy of whirling com- 
ponents of velocity in the water leaving the runner. This 
property increases the efficiency under part and over gate 
conditions, and also increases the margin of power beyond the 
point of maximum efficiency of the turbine. Although the 
most valuable feature of the new form of draught tube is 
probably the elimination of vibration, it is also estimated that 
it will improve the efficiency over that which could be obtained 
with tubes containing elbows by from 0.3 to 0.4 per cent. 

The cast-iron runners are each in one piece; their specific 
speed is 158 metric or 35.5 in the ft.-lb. system. At normal 
discharge the corrected velocity of the water leaving the 
runner and entering the draught tube is 21.3 ft. (6.4 m.) per 
second, corresponding to a velocity head of 7 ft. (2.1 m.), or 
3.3 per cent. of the effective head on the turbine. The final 
discharge velocity from the draught tube at normal gate is 
approximately 5 ft. (1.5 m.) per second, corresponding to a 
velocity head of 0.175 per cent. of the effective head on the 
machine. | 

The cast-iron casing, although somewhat increasing the 
cost as compared with the use of steel plate, is superior, because 
it is absolutely rigid, and can be embedded to form part of 
the concrete substructure; it will not distort under the loads 
it has to transmit, and it resists corrosion. The levers, &c.. 
of the vane-actuating mechanism are made extra strong, and 
renewable breaking links are provided. The operating ring 
is supported on a ball bearing, and is turned by two cylinders 
which are bolted to brackets cast on the turbine casing, thus 
making the entire operating mechanism self-contained with 
the turbine. The operating gear is lubricated on the Taylor 
system; a central air pressure grease gun supplying a system 
of piping. 

To relieve thrust above and reduce leakage round the runner 
labyrinth seals are employed. The main shaft of the turbine 
has a lignum vite guide bearing in the turbine head cover, 
the bearing shell being split both horizontally and vertically 
to facilitate removal. Acting upon the lower face of the 
generator rotor are brakes consisting of a series’ of shoes 
actuated by air plungers and controlled from a cock on the 
hand-control stand. 

To avoid running a number of governor pipes from thc 
operating cvlinders up to the gallery, with a consequent 
increase in the length of the fluid column and increasing its 
inertia, the main governor valves are separate from the 
governor, and placed on the level of the generator-room floor, 
so that they are immediately above the operating cvlinders. 
The Taylor control system is used with fluid-operated Johnson 
plunger valves. by the manipulation of which the operating 
cylinders can be connected to either the governor or the hand- 
control] system, all the valves for changing over being con- 
trolled by a single lever. A clutch is provided bv which the 
ави can be put out of operation without shutting down 
the set. 


New Igoition Magoeto.—A new ignition magneto of 
Swiss manufacture, and known as the Scintilla, is being intro- 
duced into this oountrv by ScINTILLA, LTD. of 9, Old Queen 
Btreot, Westminster, S. W. 1, 


WORKING CONDITIONS IN FACTORIES. 


Revort OF H.M. Inspector OF FACTORIES. 


WE have already dealt with Mr. С. Scott Ram's portion of 
the annual report of the Chief Inspector of Factories and 
Workshops for the year 1919.* There is, however, much of 
interest from an electrical or allied point of view in the other 
sections of the report, and what follows is an abstract of the 
more important portions bearing upon the electrical industry. 

Dangerous T'rades.—Mr. G. Stevenson Taylor, O.B.E., states 
that the observance of the special rules and regulations for 
dangerous trades is still below the pre-war standard, but few 
deliberate evasions have been noted. K 

Many factories engaged in the electric aceumulator industry 
were worked under considerable pressure during the war, and 
the large demand for accuinulators for use on motor cars and 
motor cycles has tended to maintain the pressure. Consider- 
able extensions have been made to several factories during the 
year. In the case of one new factory, which was brought to 
the notice of the inspector by the notification of several cases 
of lead poisoning, the occupiers had failed to obtain а copy 
of the regulations or to comply with them; the firm was 
fined £10 10s. In several factories where extensions have 
been made, attempts to utilise the original dust-extraction 
plant in connection with them have thrown. an undue burden 
on the plant and resulted in a considerable falling off in its 
efficiency. In other factories the loss of efficiency in the dust- 
extraction plant has been wholly due to lack of proper main- 
tenance and cleaning. Mr. Clark (West London) mentions а 
case of this kind where the pasting benches were constructed 
with grids, and materials fulling through them had been 
allowed to choke the exhaust pipes. The same inspector 
states that a case of lead poisoning was apparently caused 
by the worker inhaling the dust produced when the last.traces 
of a lead compound were removed from a shovel by knocking 
it on the outside of an exhaust hood. 

The overloading of cranes is undoubtedly a very common 
breach of Ше regulations, but one which is difficult to detect 
in the absence of definite evidence of the weight of articles 
lifted. This is often only revealed after a collapse has occurred. 
Excessive overloading of electric cranes is often made possible 
by drivers and others removing the proper fuses in the electric 
circuits and replacing them by heavier ones. This is probably 
done to save the trouble of frequently renewing the proper 
fuses, as they burn out with a moderate overload on the 
crane motors. | 

In addition to overhead crane rail accidents, Mr. Wright 
(North-Eastern Division) comments on accidents due to over- 
winding, and electrical accidents to persons doing repairs or 
painting in the vicinity of overhead trolley wires. In the 
Huddersfield district, Mr. Peacock reports on a fatal accident 
to а man by electric shock. А hoist was electrically con- 
irolled, but the wall plugs had become loose, and the descend- 
ing cage fractured the lock casing and detached the metal con- 
duit carrying the electric cable, with the result that the gate 
became alive, and а man received a shock when trying 
{о open it. : 

The lighting of press shops has an important bearing on 
accidents; if the natural or artificial light in such shops is 
inadequate or comes from the wrong direction in relation 
to any particular press, the operator cannot see clearly what 
1s happening between the dies of the press. 

With regard to overspeeding of grindstones and emery 


| wheels, users evidently make mistakes in calculating the 


velocity, or fail to allow for variation in the specd of the prime 
mover. Mr. Hird (Bolton), describing a fatal accident due 
to the fracture of an overspeeded grindstone, mentions that 
the stone itself was quite sound and properly mounted. It 
was assumed, however, that the speed of the driving motor 
was constant, and the fluctuations due to variations in voltage 
and to heating up had not been appreciated. | 

A number of unusual explosions are mentioned; Mr. Roos 
(South-West London) describes one which occurred in a 
machine for polishing powdered aluminium. The origin of the 
explosion is difficult to explain, as the machine was earthed, 
and there should nave been no risk of sparking from static 
charges of electricity such as appear to have given rise to 
some explosions of this nature. 

Sanitation and. Lighting.—The keynote of the reports from 
practically all divisions, state Mr. C. F. Wright, O.B.E., and 
Miss Slocock, is the progress made during the year in getting 
factories back to their pre-war standard of general cleanliness, 
and there is а desire on the part of both employers and workers 
for better hygienic conditions in all classes of work places. 
With regard to lighting, they state that progress is generally 
recorded both by means of electricity and gas. Diffused ceiling 
lighting appears to be coming more and more into vogue, and 
has certainly great advantage over some other svstems of 
illumination, since, if the lamps are properly placed there is 
an absence of both glare and shadow. The arc lamp is dis- 
appearing, and the gastilled lamp taking its place. One 
objection to electric lamps of this tvpe, however, 1s the glare, 
but this can be overcome by the use of proper shades—the 
indirect method of reflection being often adopted. The general 
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question of shading both electric and incandescent gas lights 
has received the attention of the staff, and the better adjust- 
ment of light to the work is also frequently noted. Mr. Eraut 
(Belfast) comments on improved illumination in linen weaving 
sheds and in bandkerchief hemming and embroidery work. 

The concentration of light on the cloth being woven is 
effected by means of carefully shaded electric lamps, whereby 
the worker is protected from the glare, the reed space is 
thoroughly illuminated and at the same time sufficient lighting 
is provided for the gangways. In fine stitching it is obvious 
that а very efficient system of lighting is essential 1Ё the eyes 
of the workers are not to be strained, and this is being secured 
by means of lamp shades with a very acute cone angle which 
concentrates the light on the work immediately under the 
machine needle, and leaves the worker's face shaded." 

Similarly the high degree of accuracy necessary in the work 
in many of the factories in Coventry and Rugby makes good 
lighting imperative; there most of the faetories are lighted 
by means of electric lamps, which are either of the arc type 
and fixed considerably higher than the workers' heads, or 
of the metal filament type attached to flexible cables, and taken 
to the machines which are in use, the worker's eyes being 
protected from glare by the use of adjustable coloured shades 
of metal or glass, frosted glass, or globes of the Holophane ”’ 
type. The introduction of a concentrated form of lighting is 
reported also in the Norwich boot factories, more particulurly 
at the machine tables where it is now frequently found that 
the lamps are carried on standards affixed to the tables, and 
so constructed that the light can be fully directed on the 
work and shaded to protect the operator's eyes from the glare. 
These lights are higuiy spoken of by the workers, who appre- 
ciate the absence of eye strain. As an instance of bad lighting, 
Miss Sanderson refers to the necessity for providing separately 
for general lighting and the lighting of individual machines 
or parts of the work. 

Industrial Diseases.—Reporting on this subject, Dr. T. M. 
Legge, M.D., C.B.E., states that detailed investigations by 
Dr. J. C. Bridge, F.R.C.S., Ed., have been made into, amongst 
other things, the injurious effects on the eves and the tem- 
porary blindness following exposure to flashes in electric 
welding. 

The industry which stands out as the one exposing workers 
to the greatest risk of plumbism is that of the manufacture 
of electric accumulators. Seeing bow large is the proportion 
of the cases occurring in the one operation of pasting (20 out 
of 48), effort should be directed by manufacturers to accom- 
рш this by mechanical means. Їп this country experi- 
ments have been made in the past in this direction, but have 
not proved so successful as would appear to be the case in 
America, where Dr. Legge found that in the larger works 
pasting machines are, to some extent, taking the place of 

and pasting. Trimming, wire brushing, filing, and lead 
burning account for nine cases, and where lead burning and 
wire brushing are done at fixed points exhaust ventilation is 
imperative. As right notions of the causation of lead poison- 
we are of first importance, Dr. Legge emphasises again his 
belief, after perusal of some 25,000 reports on cases which 
have occurred in the past, that locally applied exhaust ven- 
tilation is the sheet-anchor in the protection of the workers 
from leady dust and fume, and that these alone are the causa- 
tive agents. In the cases for the past year, for instance, 
there is a note of one man whose duty it was to whitewash 
the red lead room, before doing which, however, he brushed 
the red lead off the walls with a stiff broom." He had only 
been employed three months when he contracted lead poison- 
ing. In an electric accumulator factory a man, employed 
four months onlv, suffered because '' pasted lead plates were 
being ground off at the edges on an emery wheel with no 
exhaust ventilation fitted.“ 

With regard to the employment of women and young per- 
sons under 13 years of age in lead processes, the International 
Labour Conference, held at Washington last vear, recom- 
mended that, in view of the danger involved to the function 
of maternitv and to the physical development of children, 
women and young persons under the'age of 18 years be ex- 
cluded from employment in mixing and pasting in the manu- 
facture or repair of electric accumulators, and cleaning work- 
rooms where these processes are carried out. 

It is further recoinmended that the employment of such 
persons in processes involving the use of lead compounds һе 
permitted only subject to the following conditions: (a) Locally 
applied exhaust ventilation to remove dust and fumes at the 
point of origin; (b) cleanliness of tools and workrooms; (с) 
notification to Government of all cases of lead poisoning and 
compensation therefor; (d) periodic medical examination of 
persons employed in such processes; (e) provision of sufficient 
and suitable cloakroom, washing, and messroom accommoda- 
tion, and of special protective clothing; (f) prohibition of 
bringing food or drink into the workrooms."' ( 

The following figures refer to accidents due to escape of 
fumes and gases. Power and suction gas: 1914, 21; 1917, 
39 ; 1918, 217: 1919, 19'. Starting suction-gas engines 
accounted for three cases, escape from tubes and flues for 
three, and repair to tubes and engines also for three. The 
one fatal case resulted from the operation of charging the 
producer plant, the wind blowing the gas into the worker's 
face. Five women were affected in a polishing shop from the 
adjoining engine house, where a joint in the exhaust pipe 
became detached, and the gas travelled through the space 


around two shaftings. Study of the cases again brings out 
the necessity for equipment with proper rescue appliances 
always available and used by the worker, the danger of work- 
ing alone, and the risks often run by rescuers. 

Dermatitis from zinc chloride used as a flux was investigated ; 
the condition affected girls employed soldering small parta 
of flash lamps. Considerable carelessness was observed among 
the operatives, who took little or no care to prevent splashing ; 
the means provided for washing left much to be desired. 
Greater care in work, improved washing accommodation, and 
an ointment applied to the hands prior to work rapidly re- 
duced the number of cases. | Е 

Night Employment of Young Persons.—A general survey 
has [еей made, says Mr. W. К. Beard, of the position re- 
garding the employment of young persons at night in indus- 
tries where such employment is permitted. Inquiries have 
been made in all electrical stations in which it was con- 
sidered likely that young persons were employed. The 
exception is used only in a few small to medium-sized stations 
in the smaller towns. The figures obtained were: Works in 
which young persons are employed at night, 85; number of 
young persons employed, 191; employment is practically 
always on the three-shift system. Volt lads’’ regulate the 
pressure and record meter readings; some do a little more, 
and are called switchboard attendants. 'They are found in 
stations where there is only one engineer on a shift, and 
assist him. Oilers and cleaners, coal trimmers, and assistant 
stokers, battery fillers; these boys are not being trained as 
a rule, and the apprentices work on the day shift only. They 
are used as cheap labour, and at 18 years of age or thereaboute 
lose their employment; station engineers do not favour their 
employment, partly for this reason, and partly because they 
would prefer more responsible persons. 


THE AWARDS OF THE WHITLEY COUNCILS 


COLCHESTER CORPORATION v. E.T.U. 


THE President of the Industrial Court had before him, on 
October 22nd last, at Westininster, the case of the Colchester 
Corporation versus the Electrical Trades Union, the terms 
of reference being: ‘‘ An application from the Electrical 
Trades Union that the agreed schedule of consolidated rates 
as fixed by the District Council No. 9 (Home Counties) of the 
Joint Industrial Council for the Electricity Supply Industry 
shall be paid to the workpeople concerned employed by the 
electricity department of the Colchester Corporation.” 

On behalf of the E.T.U. Mr. W. J. Webb said a Whitley 
Council had been set up for the electricity supply industry, 
and Colchester was situated in No. 9 area of that national 
body. The No. 9 District Council had fixed rates of wages for 
all the operatives emploved in electricity undertakings and 
generating stations in that area, and had issued instructions 
to all the undertakings in that area to pay those rates. With 
the possible exception of two privately-owned concerns and 
one municipality (Colchester), the fixed rates had been paid 
by all. Coichester Corporation refused to pay the rates on 
the plea that it was unable to afford the increases in wages 
which the fixed rates involved. 'The majority of the munici- 
pal undertakings in the No. 9 area were at present not 
paving their way; therefore, if Colchester were not made 
to pay the fixed rates, hardly any of the other municipal 
undertakings would pay them either, and that would be the 
end of the Whitlev scheme. The Whitley Council was eet 
up to avoid industrial strife, and it was not going to tend 
to that end if undertakings refused to conform to the decisions 
of the Council. That was the E.T.U.'s case; it was not 
interested in whether the Colchester Corporation could afford 
to pay the rates, it was principally concerned with the prestige 
of the National Joint Industrial Council. lt asked the Court 
to rule that the rates of wages fixed by the District Councils, 
or National Joint Industrial Council, should be upheld by 
the bodies which were parties to those Councils; those bodies 
were directly represented on the Councils because of their 
membership of the Incorporated Municipal Electrical Asso- 
clation. 

On behalf of the Colchester Corporation it was pointed 
out that the E.T.U. representative urged nothing so far as 
he himself was concerned; it was a claim on behalf of the 
conunittee he represented. It amounted to opposition on the 
part of another body which set up certain claims, inter alia, 
that the Court's power was limited to the ruling of * Yea ” 
or " Nay " to the standard rate of pay, and that it had no 
jurisdiction to judge the case upon its merits. If that claim 
was upheld by the Court, then it was of no use continuing 
the case. Unless it could be judged upon its merits, the case 
would be of no value to the Corporation. 

The secretary of No. 9 District Council on the employers’ 
side. Mr. T. W. Cole, called as a witness for the E.T.U.. said 
that the statement he was to make had been agreed to by all 
the members, both emplovers and emploved, of the Council. 
As a witness for the E.T.U., he submitted the case of the 
Home Counties (No. 9 area) Industrial Council, that the 
Court should decide whether the Colchester Corporation should 
or should not pay the consolidated rates as laid down by No. 9 
Council. Further, he stated that it was of radical im- 
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portancé, not only to his Council, but to all others, that the 
Court's ruling, if in favour of payment, should specifically 
state that the rates were not applied on their own merits, 
but in virtue of their being the standard rates, which were 
issued for the district by the properly constituted Council for 
that district. He urged serious consideration of that point, 
since it would deal a fatal blow at the authority of the whole 
of the District Councils if a new principle were introduced, 
namely, that there should exist over the District Councils 
another tribunal which might alter the various rates which 
had been fixed by the District Councils. It would mean that 
in future no Corporation or company would pay the rates 
recommended by the District Councils until they had been 
confirmed by an Industrial Court. Further, seeing that the 
majority of the undertakings in the No. 9 area were paying 
the consolidated rates solely on the understanding that the 
District Council was the authority recognised by the Govern. 
ment for fixing those rates, all such. undertakings would be 
placed in an entirely false position. The trade union side 
would not continue to work on the Council, and it was 
doubtful whether any representatives would be found willing 
to act on the employers’ side, if their work was made sub- 
ject to the approval of a further tribunal. The No. 9 
Council was recognised by the Ministry of Transport as having 
& locus as a properly constituted body under the Electric 
Lighting (Clauses) Act, 1899, and the Statutory Undertakings 
(Temporary Increase of Charges) Act, 1918. Such locus was 
given in view of the fact that certain undertakings, being 
unable to pay their way, had recourse to the Ministry of 
Transport for permission to increase their maximum charges 
for electricity supplied. In such cases the schedule of con- 
solidated rates of wages issued by the No. 9 Council was taken 
ах the authoritative scale, and the Council had been given 
a locus, in an interview with the Electricity Commissioners, 
to oppose applications for permission to increase charges for 
electricity if the undertakings concerned paid rates of wages 
other than the consolidated ones. ‘The Council, therefore, 
claimed to be recognised as the final authority for its district 
on the question of wages by both the Ministry of Labour and 
the Ministry of Transport. 

Following an explanation of how the Colchester Corporation 
was represented on the District Council by virtue of its mem- 
bership of: the I. M. E. A., and of the Whitley scheine's idea that 
tariffs agreed to by a majority of both sides of the District 
Council could be imposed on all constituent bodies in its area 
without final reference to, or acceptance. by them, it жаз 
pointed. out that if the relationship of the Colchester Corpora- 
tion to the No. 9 District Council was not upheld, similar 
relationships in the case of other undertakings could not be 
upheld either. It was intended that the Councils should be 
composed only of representatives. of the trade unions and em- 
ployers' associations; the Whitley scheme specifically intended 
that individual undertakings should not be asked to elect 
members. 

For the Colchester Corporation it was argued that before it 
could be bound to a tarif the Corporation should have а 
voice in the arrangement of, or in the appointment of those 
who arranged, the tariff. It agreed in substance, but dis- 
agreed in fact, with the arguments set out above. It was 
not, and never had been, represented, and always strongly 
dissented from the whole thing. Although it had been a 
member of the I. M. E. A. for many years, as soon as that body 
was called upon to be а party to schemes connected with the 
payment of wages. the Colchester Corporation had informed 
it that the Corporation had no desire to be and would dissent 
from being associated with any action the I.M.E.A. might 
take. In March, 1919, the Corporation appealed to the 
Ministry of ‘Transport in connection with the Stoker Award, 
and the Ministry gave a very definite ruling that it was a 
mistake for the Corporation to have been cited as a party to 
that award. 

‘or the No. 9 District Council it was stated that even in 
the event of the majority of the undertakings throughout 
the country resigning their membership of the I.M.E.A. (and 
thus ceasing to be represented on the District Councils), it 
was the idea of the Whitley scheine that the Joint Industrial 
Council (if it still existed) should. still in that case continue 
to govern the situation. Rates fixed by a District Council 
were intended to be paid whether the various undertakings 
were willing to pay them or not. The employés' side of the 
Council was prepared to carry out all the Council's decisions, 
because the employers’ side was also expected to abide by 
them. The Ministry of Transport in sanctioning increased 
charges for electricity would take into account the under- 
taking’s willingness to pay higher rates of wages if the fact 
was mentioned in its application, but not otherwise. 

COLCHESTER CORPORATION v. E.P.E.A. 

The application of the Electrical Power Engineers’ Associa- 
tion for the payment of a bonus of £30 per annum as from 
January Ist, 1920, to the technical engineering staff of the 
Colchester Corporation was next heard by the Court. The 
recommendation to pay the bonus was made bv the National 
Joint Board of Employers and Members of Staffs in February 
1 subsequent and in addition to the Stoker Award No. 

„281. 

The Colchester Corporation maintained the same attitude 
as it had done in connection with the previous case, namely, 
that it was not а partv to the award. 

The decision of the Court will be issued in due course. 


TRADE STATISTICS OF SOUTH AFRICA. 


Tue following statement, showing the imports of electrical 
and similar goods into the Union of South Africa during the 
year 1919, has been taken from the recently-issued official 
trade statistics. Where possible the figures for 1918 are added 
for purposes of comparison, and notes of any increases or 
decreases аге made, but in some instances new classifications 


prevent this being done :— 


1918 1919 Inc. or Dec. 
£ £ £ 
Electrical cable and wire.— ` 
Total 90,000 272,000 +182,000 
From Great Britain 20,000 182,000 +162,000 
„ Japan n" 34,000 25,000 — 9,000 
» United States 32,000 62,000 + 30,000 
Batteries, Primary.— 
Total 17,000 — 
From Great Britain ы 2,000 — 
„ United States 14,700 — 
Batteries, secondar y.— 
Total 63,000 — 
From Great Britain * 11,000 — 
„ United States 52,000 — 
Heating and cooking apparatus.— 
Total | 24,000 
From Great Britain e * 10,000 — 
„ United States jur 14,000 — 
Insulators, porcelain.— 
Total 2,000 4,000 + 2,000 
From Great Britain 1000 3,700 + 2,700 
Insulators, all other.— | 
Total 325 500 + 75 
From Great Britain 85 300 + 265 
Lumps, incandescent .— 
Total 04,000 — 
From Great Britain 16,000 — 
„ Holland m * 28,500 — 
» United States 47,000 — 
Motors.— 
Total, kw. Ы 15,000 — 
£ * 95,000 — 
From Great Britain, kw. 8,200 — 
£... 49,000 — 
„ United States, KW. 6,770 — 
& ... 45,000 — 
Transformers.— | 
Total * 17,000 — 
Krom Great Britam 4,600 — 
„ United States 12,000 
Electrical machinery, other.— 
Total 196,000* 180,000 + 54,000 
From Great Britain 56,000 62,000 + 6,000 
„ United States 69,000 117,000 + 48,000 
electrical material, other.— 
Total 282,0003 195,000 — 87,000 
From Creat Britain 81,000 120,000 + 39,000 
„ United States 79,000 64,000 — 15,000 
» Japan .. 24,000 9,000 — 15, 
» Holland 95,000 500 — 94,500 
Cranes, elevators, and Ufts.— 
Total 11,000 2,000 + 9,000 
From Great Britain 8,000 14,000 + 6,000 
„ United States 3,000 6,000 + 3,000 
Mining machinery.— i 
Total 569,000 715,000 +142,000 
From Great Britain 292,000 303,000 + 11,000 
„ Sweden 25 4,000 1,000 — 3,000 
„ United States 272,000 406,000 7134, 000 
„ Switzerland 1,000 1,000 — 
Telegraph and telephone material.— 
Total 6,000 17,000 + 11,000 
From Great Britain 2,000 8,000 + 6,000 
„ Sweden 3,000 1,500 — 1,500 
Tramway rails.— 
Total 1,000 - 4,500 + 3,500 
From Great Britain 1, 1,500 + 500 
„ United States — 3,000 + 3,000 
Tramway rolling-stock.— 
Total 7,000 29,000 + 22,000 
From Great Britain - 4,000 10,000 + 6,000 
„ United States 3,000 19,000 + 16,000 
Other tramway materials.— 
Total 1,000 7 7,500 + 6,500 
From Great Britain — 1,500 + 1,500 
„ United States so 1, — — 1,000 
„ Other countries — 6,000 + 6,000 
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zm addition to the above the following goods were imported 
Government stores '’ :— 
1918 1919 Inc. or 2 


Batteries, primary.— £ 

From Great Britain se T е 6,000 — 
„ United States “ie m 11,000 — 

Batteries, secondary.— М 

From Great Britain n m е 1,000 — 

Heating and cooking apparatus.— 

From Great Britain n Guo v +s S 1,000 

Insulators, porcelain.— 

From Great Britain 885 sg е 4,000 — 

Motors and parts.— | 

From Great Britain, Kw. ... iod „ 6417 — 

£ uns id 1,114 — 
Electrical cable and wire.— л 


- 


Total. 14,000 
From United Kingdom... .. II 
„ United States 2s — 15, 


Telegraph. and telephone anys 
Total : 13 7 
From United Kingdom "T 9,000 5 
„ Sweden e ve a 4 
» United States " As — 1 


Transformers. 
From Great Britain e 137 


Electrical machinery, other.— 
From Great Britain К aie 
„ United States iin ee. * 400 


Electrical material, other.— 
From Great Britain ds ES 


* Included with electrical material, other. 

* Includes motors and transformers, now shown separately. 

$ Includes batteries, lamps, heating and cooking apparatus, 
&c., now shown separately. 
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NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


for this journal by Мкззиз. SzmrrOw-Jowzs, О'Окы. дир 
Lice Patent Agente, 985, High Holborn, London, W. C. 1. 


30,074. '' Electric coupling." I. Lubbock. October 25th. 

30,109. Circuit closing and breaking devices." Е. Bouteille. 
25th. (France, November 26th, 1919.) 

30,121. “ Electric. relays." McKenzie, Holland, 
Signal Co., and W. A. Pearce. October 35th. 

30,122. *' Electro-pneumatic braking apparatus.“ 
25th. (United States, April 2nd.) 


October 
and Westinghouse Power 


T. H. Thomas. October 


30,133. *“ Relays for control of electric circuits." Igranic Electric Co. and 
C. W. Yerger. October 25th. 
30,135. Electrically driven planers, &c." Metropolitan-Vickers Electrical 


Co. and L. Miller. October 25th. 
90,143. Luminous electric discharge tubes for production of illuminated 
signs, &c." M. Schmierer. October 25th. (Germany, October 25th, 1919.) 


30,156. '' Magnetic circuit of electrical motors and dynamos." H. Robinson. 
October 25th. 

30,167. Electric flame projector." C. W. Richardson. October 25th. 

30.193. “ Electro-magnetic signaling device for automobiles, &c.” G. M. O. 
Richards. October 26th. 

30,216. “ Electric installations for starting and lighting automobiles.” J. 


Bethe nod. October 26th. (France, October 215, 1919.) 


30,227. “ Electric generator.“ S. Gross. October 26th. 
30,230. Appliance for actuating handle, &c., of electric switches from a 


distance." E. M. Stancliffe. October 26th. 

30,231. “ Transmitting and receiving instruments." W. Stroud, A. Barr, 
and Barr & Stroud. October 26th. 

30,265. “ Electrode holders for electric arc welding, &c." А. C. Cutting 
and Welding Co., W. H. Flood, and D. T. Smout. October 26th. 


30,267. '' Secondary electric batteries." Chloride Electrical Storage Co. 
and H. Dean. October 26th. 

20.278. Magneto’ electric machines." A. M. Allan and R. B. North. 
October 26th. | 

30,287. Wind power electric generating plant." J. С. Hansen-Elle- 
hammer, October 26th. 

30.290. Cable telegeaphy." S. G. Brown. October 26th. 

90.292. X-ray plates." А. L. Landau and L. A. Levy. October 26th. 

30,301. '' Three-clectrode thermionic vacuum tubes." W. H. Eccles. Octo- 
ber 26th. ; 

30,305. '' Wireless telephone transmitters." Сез. für Drahtlose Telegraphie. 
October 26th. (Germany, November llth, 1919} 

30,306. '' Process of telephony and telegraphy Һу high-frequency currents 
and stationary periodicity transformers." Ges. für Drahtlose Telegraphic. 
October 26th. (Germany, December 2nd, ‚1919.) | 

30,307. '' High frequency interrupters.” Ges. fue Drahtlose Telegraphie. 
October 26th. (Germany, November 7th, 1919.) | 

30,313. '' Telephones." P. E. Davenport. October 27th. 

30,380. ‘Electric fan heaters." А. E. Alexander (Universal Interests Inc.) 


October 27th. 
W. Ges. Gutlt. 


and Universal Interests Inc. 
30.388. Relay for signalling.“ 
November 24th, 1919.) 77 | 
30, 89. Systems of electric motor control.“ British Thomson-Houston 
Co. (General Electric Co.) and General Electric Co. October 27th. 
90,396. “ Electrical signalling apparatus.“ Luftfahrzeugbau Schütte-Lanz 
and S. Sokal (Luftfahrzeugbau Schütte-Lanz). October 27th. 
30.409. *' Electrical cooking vessels." G. Durando. October 27th. 


November 20th, 1919) 


October 27th. (Germany, 


(Italy, 


30,425. “ Dynamo electr €. machines.“ J. B. Мага. October 27th. 

30.432. '' Sparking HL " Brewster-Goldsmith Corporation. Octeber 27th. 
(United States, June 9th, 1919.) 

30.4133. “ Electric means fer presenting theft of motor vehicles.“ J. M. 
Longe and O. T. Smith. October 27th. 


30.434. “ Electric switches." J. M. Longe and О. T. Smith. October 27th. 


30.4598. ''Long range electric switch." A. Page. October 28th. 
30.465. '' Electro-magnetic control Menanam S. Grossi. October 28th. 
H. B. Vogel. October 28th. 


30,473. 


“ Automatic electric switches.’ 


` objects, &c., 


. 90,904. “ Vacuum tubes for wireless telegraphy and telephony." Soc. 
Independante de Telegraphie sans Fils. October 28th. (France, October 
28th, 1919.) 
30,534. Electrode for arc welding, &c." W. H. Boorne. October 28th. 
30.544. Indicator for storage batteries.“ C. C. Hewitt. October 28th. 
30,552. ''Drawn wire filaments.” General Electric Co. and F. S. Goucher. 
October 28th. 
30,569. *'' Dynamo and awitchboard for motor vehicles." H. T. Collier, 


Н. B. Elcock, and J. J. Milne. October 29th. > 


30,576. “ Modulation of electrical oscillations, &c." Radio Communication 
Co. and J. Scott-Taggart. October 29th. 

30.597. Electric rivet heater." W. S. Johnson and J. W. Sheffer. Оєёо- 
ber 29th. 

90.599. Means for interlocking electric. switches." C. C. Garrard and 


A.-H. Railing. October 29th. 
30.605. Microphones." J. Gardner. October 29th. 
30.628. Electrical transmission of intelligence.“ F. 
Potter (Pernat & Rich), and L. J. Rich. October 29th. 
30,631. “ Apparatus for electrically transmitting images of pictures, moving 
to a distance." F. S. Morgan. October 29th. 


E. Pernat and E. 


d Weed Electric heating and cooking apparatus.“ В. G. Battson. Octo- 
ber t ; 
а Suspension chains for clectrolicrs, &c.” E. J. Perry. October 
JUth о o 

30, 600. Tramcars, &c." S. Geddis. October 30th. € 

30,702. '' Magnetic circuits for clectro-magnetic apparatus." T. F. Well. 
October 30th. 

30,706. * Telegraph relavs." A. Orling and Orling's Telegraph Instru- 
ments Syndicate. October goth. 

30.737. '' Electric. insulators." S. de la Rue and T. de la Rue & Co. 
October 30th. 

30,740. '' Electric light, gas, &c., fittings.” E. Eyre and W. Harrison. 
October 30th. 

30.743. Radio apparatus." T. Appleby and L. M. Knoll. October Mh. 


(United States, June 14th, 1919.) 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses асе those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1918. 
244. Electric resistances.“ H. George and J. Hebert. April lth, 1917. 
(115,617.) 
1919. 
8,156. “ Telemotors." А. E. Alexander (Benson Electric Co.). April Ist, 
1919. (152,045.) : 
8,157. '' Telemotors." A. E. Alexander (Benson Electric Co.). April lst, 
1919. (152,046.) 
8,158. '''Telemotors." А. E. Alexander (Benson Electric Co.) April lat, 


1919. (152,047.) 
9,489. ‘ Electrical deposition of particles from gases." Sir O. Lodge, L. 
Lodge, and Lodge Fume Deposit Co. (in liquidation). April 14th, 1919. 


9,511. “ үшү heating resistance elements." L. V. Leonard. April Y&th, 
1919. (152,052.) 


11,397. ^ Electric incandescence lamps." F. Harrison. May 7th, 1918. 
(152,058.) 
14,073. *'* Electric fuses.” H. Harris and J. G. Cook. June 4th, 1919. 
(152,062.) 


14,205. 
Electric Co. and F. 
16,538. '' Dvnamo-electric machines.” 
Maudling. July 2nd, 1919. (152.076.) 
16.674. Apparatus for electric step-by-step signalling systems.” 
Ford. July 3rd, 1918. (129,230) 


Electric selective signalling and like systems." International 
R. Baldock. June 4th, 1919. (152,063.) 


British Electric Plant Co. and A. W. 
H. C. 


16,601. “ Thermionic amplifiers.“ J. Erskine-Murray., July 3rd, 1919. 
(152,086 
16,751. '' Electric burglar alarm," T. B. O'Brien. July 4th, 1919. 
(152,098 
16,838. “ Intercommunication telephones." R. L. Murray and Telephone 


Manufacturing Co. July sth, 1919. (152,107.) 

17,345. “ Electrical transmission systems for use in speed controlling, 
measuring, and/or indicating in signalling by speed variation and for 
analogous purposes."  Evershed & Vignoles and J. C. Needham. June 0th, 
1919. (152,128.) 

17,365. “ Electric ignition apparatus for internal combustion engines.” 
A. J. Stevens & Co. and H. Stevens. July llth, 1919. (152,131.) 

18,016. Electric furnaces.”  Electro-Metals, Ltd., and T. D. Robertson. 
July 18th, 1919. (152,145.) 

18,410. ''Apparatus for иче in connection with telegraphy and telephony 
and in connection with the control of electrically actuated or controlled 
apparatus situated at a distance.“ A. H. Branton, Е. A. Bitton, А. W. 
Dransfield, and S. E. Boyce. July 24th, 1919. (Cognate application 31,511/19.) 
(152,153.) 


18,462. '' Electric switch lock." W. H. Cole. July 24th, 1919. (152,1853.) 
19,571. “Induction electric. furnaces.” British Thomson- Houston Co. 


(General Electric Co.). August 8th, 1919. (152,157.) 


19,845. Electric heaters.” R. Hill. August 12th, 1919. (152,162) 
20,114. *''High-voltage insulators.” F. Jaentsch. February 6th, 1919. 
(138,589.) 

91.342. “ Electric arc furnaces.” А. P. Heyen. August 30th, 1919. 
(152,176.) 

23.406. Teleyraphic recorders, relays, telephonic receivers, or the like.“ 
J. H. Smart and J. Tucker. September 23rd, 1919. (152,190.) 

26,067. “ Junction or like device for use in electrical wiring systems.“ E. 
Wilcox, October 27th, 1919. (152,210.) 


27.570. Electric ally-controlled application valves for pneumatic brakes.” 
R. П. Чай (J. B. Regan). November 7th, 1919. (152,216.) 
99.280. ‘Conductor rails for electric railways or the like.” 
McLellan and S. G. Redman. November 24th, 1919. (152,230.) 
22,033. “ Electric lamp shade holder." J. A. Sargent. December Ist, 1919. 


152,244.) 

1920. 
67 5. Electric heating units.“ British Thomson-Houston Co. 
Electric Co.). January 8th, 1920. (152,248.) 
3.162. Spark plug." W. C. Rollins. February 2nd, 1920. (142,256.) 
3.312. „ Electrodes for electric arc welding and metal-cutting purposes. 
W. H. Boorne. February Srd, 1920. (Addition to 132.354.) (152.257.) 
4.970. Electric signalling systems.“ [uranic Electric Co. (Cutlet Hammer 
Manufacturing Co.). February 18th, 1920. (152,262.) 


Merz and 


(General 


5,5985, © Electric switches.“ Benjamin Electric Manufacturing Co. Decem- 
ber 26th, 1914. (139.484.) " 
7.714. “Sparking plugs for internal combustion engines. R. Breton. 


еве 16th, 1919. (152.270.) 

8.245. Electric transíormers." Western Electric Co. 
1917. (140,466.) 

8.587. Induation regulators particularly for varving the voltage of «lectric 
transformers.“ V. Martinetto. February 21st, 1919. (140,782. 

13,071. “ Telephone systems.” Western Electric Co. September 10th, 
1919. (Addition to 144,264.) (150,727 .) 

18.028. System of connections for regulating the strength of a current 
in the divisions of a two-part divided current circuits." Krupp Akt.-Ges. F 
January 2nd, 1917. (145, 750 


November tlth, 


TEE 


желин. REVIEW. 


Vor. LXXXVII. 


NOVEMBER 19, 1920. 


No. 2,243. 


ELECTRICAL REVIEW. 


Vol, LXXXVII.) CONTENTS: November 19. 1920. 


A Crisis in Electricity Supply ...  ..  .. . 641 
The I.E.E. Subscriptions ... 995 us vus «ee * 642 
Non-statutory Companies ... € oo. 642 
Electric Rolling Mill Equipment for Messrs. Steel, Рееоһ апа 
Tozer, Ltd. (illus.) 
The Association of Municipal Electrical ЕР (illus.) ... 646 
The Electrification of Laundries, by E. Austin... - e. 647 
Calculating Machines Applied to the Electrical т b 
A. Clegg ... m ove sis 888 К” .. 648 
Electrical Exporta of the U. S.A. ... $us - 649 
Exports and Imports of Electrical Goods tor October, 1920 550 
Legal sus ix ves -— bes "T - e. 651 
Correspondenoe— 
I.E.E. Subscriptions ... - wee T sis 
Cheap Wiring for Small Houses n бө oe 651 


е өөө eco ' ІІ) LII) LII) 613 


Shop Lighting... vds 806 T ess 651 
The Physics and Chemistry of Colloids and some Industrial 
Applications Las sx 895 eee ee e. 652 
Business Noten 653 
Notes өөө „ ове eee aes E E" ... 659 


Market Quotations .. vis ies 206 eee .. 664 
The Shipbuilding, Engineering ‘and Electrical Exhibition 
(illus.) (continued) 898 s ius ... 665 
The Institution of Electrical ginn llus.) iss .. 667 
Reviews TT өөө өөө өөө өөө еве % 669 


New Electrical Devices. Fittings and Plant (iliws.) ... * 671 
New Patente Applied for 1920 ... өөө өөө eee еве 672 
Abstracts of Published Specifications _... ese ove e. 672 
Contractors’ Column өөө - Advertisement page xxvi 


—ůä ä — 


^ ELECTRICAL REVIEW" SUBSCRIPTION RATES. 


ONITED KINGDOM oo ^ e 27 14 З per annam. 
2 18 eo. 


OANADA ee | 66 ee ee 
COLONIAL and FOREIGN 


Postage Free. 


THE ELECTRICAL REVIEW. 


Published every FRIDAY, Price 6d. 
The Oldest Weekly Electrical laper. Established 1878. 


тб BB OBTAINED BY ORDER FROM ANY NMBWSAORBNT IN TOWN OR COUNTRY, 


OFFIOE :.—4, LUDGATE HILL, LONDON, E.O. 4. 
Telegraphic Address: — Aezzxav, CENT., Lowpow." Code, A BO, 
Telephone Nos.: City 997; Ceutral 4425 (Editorial only). 

Electrical Review is the ised medium of the Electrical Trades. and bae 
e Жеген Lance дый е унан d ane Lieu [aoira Paper ia Crest Власа 


FOREIGN AGENTS: 
Messrs, Atkinson А Со, Mrman: Fratelli Treves. 
: D. Van N : 
Gordon & Gotch, New Yonx : D. Van Nostrand, 25, Park 
Albert Street; 


Place 
Peter G. Tait, P.O. 
Box 892 


| 
! Paris: Boyveau & Chevillet, 22, Rue 
B«ismawE Gordon &Gotch, Queen St, | de la Banque. 
CHRisTOHURCH, N.Z.: Gordon and, PERTH, W A.: 
Gotch. Manchester Street. William &.reet. 
Donenin, N Z.: Gordon à Gotch, : Rome: Loescher & Co., Corso 
Princes Btreet. 


Umberto 1? 307. " 
JOHANNESBURG, CaPETOWN, BLOEM. | gypwz: Peter G. Tait, 273, George 
FONTEIN, DunRBAN, Pont Buiza- 


Street? Gordon & Gotch, Pitt Street. 
Lu 40. Central News Agency, Toronto, ONT.: Wm. Dawson & fons, 

Launceston: Gordon & Gotch, Ба o Manning 5 Gordon 
Cimitiere Street. NE: y 

M zLBocRwE; Peter G. Tait, 90, Wu- | WELLINGTON, N.Z.: Gordon & Gotoh, 
Ts Street: Gordon & Gotch, Queen ‚ Cuba Street. 

5 


5 and Postal Orders (ол Chief Office, London) tc be mage Tun Te 
LECTRICAL REVIEW, иип and crossed “ London City an 
Say Newgate Street Branch 


ADELAIDE. 
Gresham btreet. 
Ассщы1АКР N.Z: 


Gordon & Gotoh, 


—-———— = 


A CRISIS IN ELECTRICITY SUPPLY. 


Tae letters from the Electrical Power Engineers’ Asso- 
ciation and.the National Joint Board of Employers and 
Members of Staffs, of which we give summaries in our 
Business Notes to-day, leave no room for doubt that 
a very serious crisis has arisen in the electricity supply 
industry.. Wearied with the prolonged delay on the 
part of the supply authorities, the great majority of 
which have refrained from compliance with the schedule 
of salaries drawn up by the National Joint Board, the 
Association has decided by a huge majority of votes to 
submit no longer to the undoubted injustice under which 
its members are suffering. Unless the schedule is 
adopted by December 11th, the members of the E.P.E.A. 
will cease work on December 14th, and the supply of 
electricity will inevitably be cut off in all the areas 
where the electricity works and sub-stations are operated 
by them—that is, practically throughout the country. 

The situation is rightly described as very grave; the 
functions of electricity are so intimately interwoven 
with the industrial, commercial, social, and domestic 
life of the community in general that the cessation of 
supply would immediately make itself felt in every phase 
of our existence. To electrical readers we need not 
elaborate the point, with which they are familiar; they 
are well aware, too, that a strike of power station staffs 
could not be fought with voluntary labour. Like the 
miners, they are irreplaceable, and if they withhold 
their services the supply cannot be maintained, except 
in the smallest stations, where the chief engineer can 
perform the technical duties himself. | 

The Association demands that the schedule agreed 
upon in May last shall be accepted without reservation 
and put in force at once. The fact that the schedule 
has been adopted by some undertakings indicates that 
its terms are not unreasonable; it is not a demand 
emanating from employés alone, but one that has been 
formulated by a Joint Board on which both employers 
and employed are represented. At the convention of 
the Incorporated Municipal Electrical Association, in 
June last, а resolution was unanimously passed urging 
all municipal undertakings to comply with the awards 
of this Board as well as those of the National Council. 
The Ministry of Labour has induced the Electricity 
Commissioners to inquire whether an undertaking has 
adopted the schedule, before they grant permission to 
increase the charges for electrical energy. In the 
face of these facts it is impossible to impugn the 
justice of the claim. To urge that the industry 
cannot afford to pay the scheduled rates is utter futility ; ` 
it is paying three times pre-war prices for coal, and 
nearly three times pre-war rates for labour, and to meet 
these costs the price of electrical energy has been raised 
like that of other commodities, but not so, much. To 
put the matter in its true light, the value of money has 
fallen to two-fifths of its pre-war standard; a man who 
was paid £200 a year before the war should now receive 
£500 merely to maintain his original position, without 
regard to the advances that should have accrued to him 
during the six years’ interval. But while the claims 
of coal and labour have been conceded, the staff men 
have been left out in the cold to struggle on as best 
they can. Even before the war, the salaries prevailing 
in electricitv supply were absurdly low compared with 
those ruling in other professions. aud only the engineer's 
love of his work, and never-failing cheerfulness in ad- 
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versity, Кер} him at his post. It is indeed high time 
that his unquestionable claims for adequate remunera- 
tion were recognised. 

The position of the Association in this matter is un- 
assallable. The question has been decided by the Joint 
Board ; ample time has been given for deliberation ; and 
some authorities have already accepted the schedule. 
The régime of autocracy has been swept away by the 
war; the claim of each authority to fix its own scale is 
inadmissible. The only hope of industrial peace resides 
in the maintenance of the authority of the Whitley 
Councils, one of which the Joint Board is officially 
recognised to be. We do not anticipate that the conflict 
will be carried to the point of actually stopping the 
supply of electricity, because the Association is the 
master of the situation. The Employers' Side of the 
Board is exerting every effort to avert the threatened 
strike by securing the recognition of the schedule to 
which it is а party, and we sincerely trust that its en- 
deavours will be successful. But in the contrary event 
the country must face the inevitable consequences. We 
have always upheld the Whitley system as the best means 
to prevent industrial conflicts, but if its awards are not 
honoured the use of force is unavoidable, and our sym- 
pathy is wholly on the side of the party which adheres to 
the system. 
Association as fully justified ; while we abhor strikes and 
shall continue to hope that milder methods may prevail, 
we abhor injustice still more, and we whole-heartedly 
support the claim of the Association that the decision of 
the Joint Board shall be honoured. 

It will be noted that in the present case it is sought 
to establish the principle that the industry shall act 
as а whole. The strike threatened by the E.P.E.A. is 
a national one. It calls upon all undertakings not only 
to pay the schedule rates themselves, but also to take 
steps to ensure that all other undertakings pay them. 

The issue is of immense importance to the industry. 
Ав we have never been tired of urging in these columns, 
what is called for is а consistent industrial policy on 
the part of employers, a settlement of basic principles, 
a statesmanlike outlook on the whole field. The E.P.E.A. 
letter shows that somehow or other many undertakings 
must be hopelessly out of touch with their immediate 
superintending stafis. 


THE pocket is a very sensitive spot, 
and we were not surprised to receive 
а number of letters from readers оп 
this subject, net all of which were in- 
tended for publication. The chief point for comment 
is а familiar one—the question of relative advantages 
as between town and country members, with which the 
headquarters building of the Institution is usually 
coupled. Those who are unable to attend the London 
meetings see no reason why the London members should 
rejoice in the possession of 33 premises at the 
common charge. 

Whilst we regard the matter, as u journal, from a 
purely external and disinterested point of view, we 
cannot help feeling that this attitude is somewhat paro- 
chial and unworthy of the members of so large and 
influential à society. The mere accommodation is but 
one aspect of the question. Undoubtedly the Institu- 
tion's own building is the most convenient and suitable 
locus for the Institution meetings—but that in itself 
would not justify the purchase of a costly building. The 
housing of the offices and the splendid library of the 
Institution is an important consideration, and would 
involve no small expense if the building were not avail- 
able; moreover, there is the question of prestige, which 
is not to be ignored. That a society numbering over 
8,000 members, of whom some 2,400 are within the 
London area, should have no suitable home in London 
would be unthinkable, and therefore, to our mind, the 
only uncertain factor is the question whether the build- 
ing is too costly. In view of the scarcity of accommoda- 


The I.E.E. 
Subscriptions. 


We, therefore, regard the action of the 


Provisional Order procedure. 


tion that prevails in London, we have no doubt that 
the portions of the building which are not immediately 
needed by the Institution for its own purposes will 
readily be leased. Another valuable consideration is 
the ability to offer hospitality to kindred institutions 
which is afforded by the possession of roomy head- 
quarters; while no rent can be charged for such user, 
the out-of-pocket expenses are repaid, and this form of 
lhospitality—which has been freely conferred upon the 
Institution in the past—is a useful means of maintain- 
ing a close connection with the numerous allied associa- 
tions such as the Post Office Engineers, the Wireless 
Society, the Society of Engineers, and many others, 
which have enjoyed it in the past. The building, there- 
fore, appears to us to be thoroughly justified. 

But another point has been raised by country mem- 
bers, namely, why should they, who cannot enjoy the 
privileges of the London members, pay. the same sub- 
scriptions ?—and this, we think, is a well-founded cum- 
plaint. Where a country member is within reach of a 
Territorial Centre or Sub-centre, which necessarily 
incurs expenses that are defrayed out of the common 
chest, the claim for relief may not be justified, but many 
members are domiciled far from any meeting-place, and 
not only pay the full subscription, but if they do attend 
а meeting they have to incur heavy travelling and hotel 
expenses in addition. It certainly seems that some con- 
cession is due to members in such a position, wiough 
whether it is possible to devise a workable method of dis- 
crimination is a difficult question to answer. Elsewhere 
we give the schedules adopted by the two great Institu- 
tions most closely akin to the I. E. E., which will enable 
members to form their own opinions regarding this 
subject. 

At this time, when expenses are increasing, the old 
question of a common home for all the engineering in- 
stitutions may appropriately be raised again; this 
would greatly diminish the cost to each society, whilst 
adding very greatly to the benefits derived from it bv 
individual members, and would of course increase tle 
„utilisation factor ’’ of the lecture theatres, &c., which 
under present conditions is often very low. The United 
States and several of the British Dominions have 
already adopted this policy. But this subject must be 


deferred to a later issue. 


THERE is a good number of non- 
statutory electricity supply companies 
scattered up and down the country. lt 
is difficult from the nature of the case 
to say how many, but all of them are small, of course. 
Under the Electricity (Supply) Act, 1919, there is a 
section (No. 26) by which these can be regularised by 
special order, which abbreviates the former method of 
The special rules and 
directions under which such special orders could be 
obtained have recently been issued, and are at the service 


Non:statutory 
Companies. 


: of any non-statutory company which is disposed to be- 


come a statutory undertaking. There is one point which 
ıc would be particularly well to cover in such cases. 
namely, that the company in becoming statutory should 
be considered as having complied with Section 14 of the 
Electric Lighting (Clauces) Act, 1899. This section 
obliges the undertaker to give notice to the local autho- 
rity when mains are being laid. The importance of com- 
pliance is that later (Section 17, Sub-section ())) provi- 
sion is made as regards repay ment of expenses in con- 
nection with alterations in the roadway, and such like, 
which require consequential alteration in the position 
of the mains. Where, for instance, a local authority 
decides upon an alteration in the level of the road, or 
straightens a road, or does any work that compels an 
undertaking to take ир, relay. or in any way work on 
its supply mains, the local authority has to pay the 
cost. But the section only applies to authorised under- 
takers; a non-statutory company is left out in the cold. 
Hence the importance of the retrospective provision 
above mentioned when anv company becomes statutory 
after its mains have been laid. 
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"ELECTRIC ROLLING-MILL EQUIPMENT FOR MESSRS. STEEL, PEECH & TOZER, LTD. 


Тик past few years have witnessed (Be:mous strides in the 
application of electricity to steel works. Originally looked 
upon as merely a convenient means of operating such 
auxiliaries as cranes, live rolls, screw-downs, &c., electricity 
is now deservedly recognised as a highly efficient and 
economical means of driving the rolling mill itself 
irrespective of its capacity or type. As an illustration of 
what has been done in this direction, the following 


Fic. 1.—GENERAL VIEW OF SUB-STATION, SHOWING Н.Т. 
SWITCHBOARD. 


description of the equipment installed at Messrs. Steel, 
Peech & Tozer’s Templeborough Works, Rotherham, by the 
British Thomson-Houston Co., Ltd., of Rugby, with Mr. 
G. M. Brown as consulting engineer, may be of interest. 

For the purpose of this article the electrical equipment 
may conveniently be divided into four sections, as 
follows < — 

Sub- Station Equipment.—The supply for the entire mill 
is taken from the Rotherham Corporation” by means of 
three-phase, 50-cycle, mains at two 
voltages, the larger proportion being 
at 6,3 0 volts, and the remainder at 
3,000 volts. The sub-station contains 
switchgear for distributing the power 
to the various mill equipments, together 
with suitableconverting plant for giving 
a D.C. supply for the operation of the 
various mill auxiliaries. 

“The 6,300-volt supply is controlled 
by means of solenoid-operated remote- 
contro] switchgear, the oil switches 
being mounted in moulded stone cells ; 
the arrangement of the gear is illustrated 
in fig. 1. Duplicate bus-bars are 
provided throughout, each set being 
capable of carrying the full load of the 
board, and separate compartments are 
provided in the cellwork for each 
set of bus-bars, each set of bus-bar 
selector switches, oil switch, and in- 
strument transformers. The various 
compartments are closed by means of 
sheet-iron doors, and suitable inter- 
locks are fitted between the bus-bar 
selector switches and the isolating 
switches, rendering it impossible for the attendant to 


have access to the oil switch and instrument transformer. 


chambers unless both sets of isolating switches are in the 
“off” position. T" 13 . 
ELN. RE., 7 vember Sth, 1220, p. 588. 


This ement. of compartment- cell structure greatly 
facilitates the handling of the switchgear when access to 
the individual equipments is required for inspection or 
cleaning purposes, as when the bus-bar selector switches are 
disconnected on any unit the oil switch and instrument 
transformer on that particular unit are entirely ** dead." 

The oil switches are of the solenoid-operated type, each 
switch consisting of three single-pole units. The oil tanks 
are cf the welded type, built up cf boiler plate and rein- 
forced with stout channel iron. The contact units are of 
the controller-finger type provided with special steel backing 
springs. The incoming feeder switches are of the split 
conductor type, fitted with special contact units : the latter 
switches have a rupturing capacity of 100,000 K. v. A. at 
6,600 volts. The bus-bar isolating switches are of the 
triple-pole rotary type, and arranged to be operated from the 
outside, a special detachable handle being provided for the 
purpose. 

The operating panels for this switchgear are of the flat- 
back type, consisting of enamelled slate panels mounted on 
pipe framework, and are mounted on the floor of the sub- 
station in front of the stone cellwork. The incoming feeder 
equipments are provided with. split-conductor protective 
gear, the outgoing feeder units being fitted with overload 
апа low-volt protection. The aboveswitchboard is built up 
cf the following equipments, commencing at the right-hand 
side :—Four split-conductor incoming feeder equipments ; 
one total output bus-bar metering equipment; one bus-bar 
coupler equipment; one 8,000-H.P. feeder equipment for 
the cogging mill; one 1,250-Kw. rotary converter equip- 
ment: one spare 1,250-Kw. rotary converter equipment; 
one 5,000-H.P. feeder equipment for the billet mill; one 
1.200-H. P. feeder equipment for the slab mill; one spare 
300-ampere feeder equipment; and one 300-Kw. trans- 
former equipment for hydraulic pumps. 

With regard to the control board, two panels are 
provided for the metering equipment to accommodate 
duplicate meters, and synchronising equipments are provided 
in the case of the rotary-converter panels. 

The 3,000-volt supply is controlled by means of a truck- 
type switchboard consisting of four panels as follows : — One 
incoming feeder panel ; one outgoing feeder panel for the 
Templeborough sub- station; one outgoing feeder for the 
1,250-Kw. motor-generator ; and one spare feeder panel. 

The converting plant for supplying р.с. to the various mill 
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‘Fig, 2.—Two 150-н.р. INDUCTION MOTORS DRIVING PUMPS. 


auxiliaries consists of a motor-generator set and a rotary 
converter, each of 1,250-Kw. capacity. The motor-generator 
set comprises a 3,000-volt, three-phase, 50-cycle, slip-ring 
type indnction motor taking its supply from the 3 060-volt 
truck-type switchboard, and direct-coupled toa 1,250-Kw., 
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375-R.P.M., 200/250-volt, 5,000-ampere, compound-wound 
commutating pole generator. The set is started up by 
means of a tramway-type controller and a cast-grid resist- 
ance connected in the rotor circuit of the induction motor. 
The rotary converter is of the induction-motor started, self- 


ШШ Y nimm р 
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characteristic of the machine is such that it can be run in 
parallel with the motor-generator set if required. At the 
time the mill equipment was put in hand, the converting 
plant described above was considered sufficient to meet the 
immediate demands for a p.c. supply, but it was recognised 


Ете. 4.—A B.T.H. 1,250-3, 126-kw. FLYWHEEL MoTOR-GENERATOR SFT. 
^ synchronising type, rated at 1,250 xw., 500 R.P.M. ^ 


50 cycles, six-phase, the D.C. voltage being 200/250. The 
machine is compound- wound, and takes ite supply from the 
6,800-volt switchboard through a 1, 380-K. v. A. self-cooling, 
oil-immersed transformer mounted in the basement. The 


that the demand for direct current would be likely to 
exceed the capacity of this plant when the entire mill was 
put in commercial service. This point has now been 
reached, and a duplicate rotary- converter equipment is in 
course of manufacture at the works of the B. T. H. Co., 
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Rugby. For controlling the р.о. supply from the above 
two machines а 25-panel black-enamelled slate switchboard is 
installed, whicn consists of. one 1,250-Kw. generator 
control panel; опе 1,250-Kw. rotary control panel; and 21 


type having rolls 86 in.in diameter. It is driven bya 
double unit motor, shown in fig. 3, having а normal rating 


. of 6,000 н.р. and a peak rating of 15,500 m.p. The 


machine was guaranteed to develop a torque of 760 ton-ft. 
at any speed up to 48 в.р.м., but was actually tested under 


1,200 - ampere feeder panels, the remaining two panels 
being blank. | conditions corresponding to а torque of 1,000 ton-ft. 

The supply for the mill motor is ob- 
tained from a motor generator set con- 
sisting of a 3,000-н.р., 6,800-volt, 600- 
R.P.M. induction motor coupled to four 
1,250/3,125-Kw., 875-volt generators, and 
two 30-ton flywheels 11 ft. 6 in. in 
diameter. The set is shown in fig. 4, 
from which it will be seen that the 
generatorg are arranged as two double- 
unit machines. The flywheels are placed 
between the two double generators, and 
are enclosed in а sheet steel casing, as 
are also the two special B.T.H. flexible 
couplings connecting the flywheels to the 
generators on either side. 

For starting the set from rest and for 
rotating it slowly for inspection or 
adjustment, the barring gear shown in 
fig. 5 is provided. This operates on the 
shaft of the generator, remote from the 
induction motor, and is so arranged as 
to automatically disengage the gears when 


Еа. 5.—FLYWHREEL BARRING GEAR DRIVEN BY 30-Ы.Р. MOTOR. 


Reference has already beert made to the hydraulic pumps 
in describing the functions of the various units of the 6,300- 
volt switchboard. These pumps are of the Davy ram type, 
and supply various hydraulic auxiliaries in the mill through 
the medium of a hydraulic accumulator. There are two 
pumps, each driven by a 150-H.P. induction motor. The 
supply for these motors is taken from the 200-K.v.A. trans- 
former mentioned above, and is controlled by means of 
pedestal type ironclad switchgear of the B.T.H. Co.’s о.р. 
type. The rotor circuits are controlled by automatic con- 
tactor type starting panels operating in conjunction with 
tappet switches worked by the accumulator, the motors being 
automatically started or stopped in accordance with the 
fluctuations in the demand for hydraulic power. The 
pumping equipments are clearly shown in fig. 2 with the 
converting plaat and 220-volt D.o. switchboard in the 
background. 

Cogging Mill Equipment.—The cogging mill is one of 
the largest in existence, and is of the two-high reversing 
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the induction motor picks up the load at starting. The gear 
is driven by a 30-H.P., 220-volt, B.T.H. motor. The mill 
motor is controlled on the well-known Ward Leonard prin- 
ciple, the main controller being shown in fig. 6. This con- 
troller is mounted on the main control pulpit over the mill, 
as shown in fig. 7. The four generators of the flywheel set 
are connected in series, giving a maximum voltage of supply 
to the mill motor of 1,500 volts, the circuit between the 
generators and the mill motor being controlled by two 
solenoid-operated  circuit-breakers arranged for remote 
control either from the D.c. switchboard in the motor-house 
or from the pulpit in the mill. The circuit-breakers are 
shown in fig. 4. . A special exciter set, shown in the fore- 
ground of fig. 2, provides the excitation for the generator 
fields, the mill motor field being excited direct from the 
mill supply at 220 volts. 

It will be seen from fig. 6 that the main controller is 
provided with two levers. The right-hand lever controls 
the exciter field and enables the generator voltage to be 
built up for either forward or reverse rotation of the mill 


motor, according to the direction in which the lever is. 


moved from its mid position. The full movement of the 
lever gives a voltage of supply to the mill motor of 1,500 


volts, under which conditions the speed is 48 R.P.M. The 
second lever controls a contactor panel by means cf which 


. resistance can be inserted in the mill-motor field circuit, 


increasing the speed of the machine to а maximum of 
100 R.P.M. The two levers are so interlocked that it is 
impossible for the operator to weaken the mill motor field 
until full pressure has been applied to the armature. A 
special arrangement of field windings on the generator 
exciter enables the operator to obtain practically instan- 
taneous response at the mill motor to the movement of bis 
control lever, i. e., the time lag in building up the generator 
fields is reduced to a minimum. The same result is 
obtained when operating at speeds above 48 n.P.M. by means 
of a special differential relay fitted to the mill-motor field- 
contactor panel. 

The extent to which the desired results have bern 
obtained will be realised from the following results of 
oscillograph testa taken on the equipment, when it is 
remembered that the weight of the mill-motor armature ia 
approximately 90 tons: Time for reversal from 100 R. P. u. 
forward to 100 R.P.M. reverse is 44 seconds, and for reversal 
from 48 R. P. u. forward to 48 R.P.M. reverse it is 24 seconds. 

(To be concluded.) 


Клан 
— — 


THE ASSOCIATION OF MUNICIPAL ELECTRICAL ENGINEERS. 
| | (Union of South Africa.) 


Tue fourth annual Convention of the Association of 
Municipal Electrical Engineers was held in Pretoria, 
during the third week in September. The retiring 


president, Mr. Bernard Sankey (Johannesburg), pre- : 


sided over a large attendance of members and coun- 
cillors from all over the Union. 
An official welcome was given to the Association by 


tlie Mayor of Pretoria (Mr. C. W. Giovanetti, M.B.E., 
M.L.A.), after which the retiring president read his 
valedictory address. 

The officers for the next vear were then elected: Mr. 
T. C. Wollev-Dod (Pretoria), president; Mr. G. Н. 


Nwingler (Cape Town), vice-president ; Messrs. T. Millar 
(Harrismith), E. 


Poole (Durban), L. Bickell (Port 


Top Row 
Prof. Dogson, D.S.O., W. Doreras, W. A. Но, P. SuTcLirrr, L. B. PROCTOR, 
Paust President. Erinelo. Standerton. Benoni. Boksburg. 
Coun. Peper, Proj. BUCHANAN. G. MERCIER, R. A. STOKER, L. L. HonnELL, 
Mayor of Standerton, Visitor. Kroonstad. Pretoria, Hon. Sec. £ Treas. 
Miidle Row. 
R. F. Bortine, R. McCacrey, L. B. SPARKS, W. H. BLATCRFORÐ, R. B. CovLTHARD, Coun. Hor. 
Visitor. Bloemfontein. Pietersburg. Greytown. Oudtshoorn. Port Elizabeth: 
T. MILLER, T. P. ASHLEY, G. W. McCoys, J. VOWLES, W. BxLLAD ELLIS, 
Harrismith, Queenstown, Springs. King Williamstown. 
Sitting, 
W. FLETCHER, Coun, CLARK, Coun. бтоулхктт:, M. B. R., M. L. A., Coun. Biscuorr, Coun. CuxNINGRAM, 
Krugersdorp. Johannesburg. Mayor of Pretoria. retoria. Cape Town. 
J. Renan, B. Saxxry, T. OC. Wotzat.Dop. @. SwixoLE*, L. BicxzLI. 
Durban, Past President, J'burg, Past President. Protoria, President. Фаро Тото, Vice President, Pert Elizabeth, 


. the Council. 
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Elizabeth), and L. B. Proctor (Boksburg), mambers ef 
Mr. L. L. Horrell, of Pretoria, was 
elected hon. secretary and treasurer in the place of Mr. 
Poole, who bad resigned. 

On the conclusion of the morning's business the Mayor 
entertained the members, together with the Town Coun- 
cillors, to luncheon at the County Club, and in the after- 
‘moon a visit was paid to the Municipal power station. 

On the Tuesday morning the president addressed the 
Conference, after which Mr. Mercier (Bethel) read uu 
interesting paper on gus-engine plants, with special 
reference to their use as prime movers in small generat- 
ing stations. The Conference then adjourned to visit 
the Pretoria iron mines. ' 

In the afternoon committees were elected to deal with 
the following subjects: Licensingsof Electricians’ By- 
laws," Conditions of Supply and Wiring Regula- 
tions," ‘‘ Remuneration of Electrical Engineers, and 
Statistics and Accounts.“ 

On the Thursday the members were taken to see the 
Premier Diamond Mine, and on the return journey а 
call was made to see the Hatherley glass works. In the 
evening the annual dinner was held in the Pretoria 
Club. Mr. T. C. Wolley-Dod presided, and was sup- 
ported by his Honour the Administrator of the Trans- 
vaal, Mr. A. G. Robertson, and the Mayor of Pretoria. 
Many other well-known men were present, including 
Councillor H. J. Raley. Mavor of Standerton, and 
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Councillors А. Cunningham (Cape Town), T. Hoy (Port 
Elizabeth), and J. A. Clark (Johannesburg). | 
On the Friday the Committees submitted their reports 
to the Congress. | 
Licensing of Electricians and Registration of Contraotors.— 


Tbe Committee dealing with this report felt that it was useless 
tu license electricians for wiring and subject them to penalties 


for bad work or infringement of the regulations, unless the 


municipality had some control over their employers. It was, 
therefore, strongly recommended that all wiring contractors 
should be registered, and draft regulations dealing with the 
maiter, together with the regulations for licensing electricians, 
were submitted to the meeting, which, after discussion, were 


By-Laws, Conditions of Supply, and Wiring Regulations.— 
The president introduced the report of the Committee, and, 


after discussion and some amendments, it was passed. 


Remuneration of Electrical Engineers.—As this matter had 
already been taken up by a committee of members of the 
S.A. Institute of Electrical Engineers and members of the 
Munkipal Electrical Engineers' Association, the Congress 
passed a resolution to be submitted to the Joint Board, i.e. :— 
That the minimum salary of a whole-time municipal elec- 
trical engineer shall be 15 per cent. above the standard rate of 
wages paid to skilled engineering artisans in the district,” and 
suggested that the Joint Committee should draw up a scale 
of salapies for the larger stations. 

Statistics and Accounts.—The Congress considered that it 
would be advisable to get the views of the different town 
treasurers on the subject, and bring the matter up at the 
next Convention, which will be held in Cape Town about 
October, 1921. 

After appreciative references had been made by the visitors 
with regard to the week's work, the session concluded with 
a visit in the afternoon to the Government railway workshops. 


— 


THE ELECTRIFICATION OF LAUNDRIES. 


By E. AUSTIN. 


As а laundry is an establishment in which clothes and 
other articles are washed and made clean (1), it natur- 
ally follows that it is one of the last places that should 
not contain anything which consumes gas. Just recently 
the writer has been permitted to contribute a series 
of electrical articles to an important laundry journal, 
with the result that innumerable gas appliances have 
been consigned to the scrap-heap. The use of elec- 
tricity in laundries vastly improves the conditions 
under which the workpeople perform their duties, and 
increases the output. It is said, in fact, that in some 
laundries where at one time it was difficult to get any 
work done at all, the introduction of electricity has 
made the workrooms so congenial that it is now often 
next to impossible to get' the employés to stop work and 
go home. 

One of the things that is essential in a laundry is, 
of course, good light. Operators cannot be blamed for 
damaging goods if they are compelled to work with 
inadequate and unhealthy illumination. What is 
wanted, and what is adopted by all go-ahead laundry 
proprietors, is electric light produced by gasfilled 
lamps used in conjunction with scientifically designed 
reflectors. Good lighting invariably reduces the num- 
ber of compensation claims of the 
strongly object to having their goods torn and scorched. 
Half the troubles and disputes that arise in connection 
with washing are attributable. directly or indirectly, 
to gas, but when electrical appliances are adopted the 
shirts and collars, blouses, petticoats, and so forth leave 
the laundry free from damage, and when all the mem- 
bers of the washing and dveing and cleaning profes- 
sions utilise electricity the resultant benefits will be felt 
and appreciated bv the entire community. 

Years ago Messrs. Eastman & Sons, the wéll-known 
dyers and cleaners, who employ some 300 workers in 
their ironing rooms alone, adopted electric irons, with 
excellent results. The irons eliminate the risk of scorch- 
ing the work and of making it dirty. The workrooms, 
moreover, are always clean and cool, and the workers 
consequently perform their duties under good condi- 
tions, and are always happy and contented. In this 


customers, who. 


particular case, the irons used are those made by the 
Dowsing Radiant Heat Co., Ltd., which has applied 
electric heating to various other appliances used in 
laundries and dyeing and cleaning establishments. 
Goffering machines, neck-banders, collar-edgers, collar- 
ironers, body-ironers, and sinilar machines of all the 
principal makes have been successfully fitted with elec- 
tric heating elements made in accordance with the East- 
man and Warne patents. For all heating work usually 
done with gas, electricity can be utilised with infinitely 
better results. All the fumes which pollute the atmo- 
sphere and шаКе it unhealthy can be eliminated by the 
ndoption of electric heating, and even in the summer 
months the workrooms are not unduly hot or stuffy. 
Besides light and heat, laundries require power. 
Vast numbers of electric motors have been installed in 
laundries for driving the washing and other machines, 
and it is invariably found that they answer the pur- 
pose admirably. Group-driving is usually adopted, and 
the grouping of several washers and extractors works 
out very well. Hydro-extractors, however, are frequently 
fitted with independent motors of the vertical type, and 
several firms, such as Messrs. Thomas Broadbent, of 
Huddersfield, und Manlove, Alliott, of Nottingham, 
supply electricallv-driven extractors in various sizes 
and suitable for large and small laundries. Large iron- 
ing machines can be, and frequently are, fitted with 
independent motors, when the speed can be varied 
electrically, and overtime ironing jobs can be accom- 
plished without running the entire driving equipment. 
An ironing department of a large laundry provided with 
these electricallv-driven machines with independent 
motors is a far more congenial place than a similar 
apartment equipped with machines that are driven 
mechanically. All the belting and shafting inseparable 
from the mechanical driving system are, of course, 
absent, and the workroom is a lighter, cleaner, 
healthier, and in every way a better place to work in. 
Electric driving has often proved a tremendous boon 
to those who run small laundries. In laundries of 
this sort a single motor is in many cases used to drive 
all the machinery, instead of an engine. Often when 
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engines have been scrapped, and the electric drive has 
been introduced, the capacity of these small laundries 
has been considerably increased. By fixing motors on 
wall brackets or to overhead girders valuable floor space 
can, of course, be saved, and it has in many cases been 
possible to install another washing machine, and so in: 
crease the output without extending the building. 
Moreover, the electric drive renders the laundry prac- 
tically immune from breakdown. 

‘The installation of electric light and power in laun- 
dries naturally calls for care. In the wash-house, 
moisture is, of course, present, and care must be exer- 
cised to protect the lighting fittings and motors. For 
driving the wash-house equipment, totally enclosed 
motors are essential, or alternatively the motors must 
be placed outside the wash-house, where they are un- 
affected by dampness or steam. In other parts of the 
laundry where dampness is absent, semi-enclosed motors 
may be adopted. The wiring of a wash-house is another 
matter which calls for special precaution. In conse- 
quence of the presence of steam and water, an unsuitable 
wiring system or unsuitable fittings may lead to no end 
of trouble and expense, and cause laundry owners to 
wish that they had never abandoned gas. The best 
wiring system to adopt is perhaps a debatable point, but 
the writer understands from Mr. J. H. C. Brooking that 
for wiring laundries, and, in fact, all other places 
in which arduous conditions are encountered, cab-tire 
sheathed cable is admirably adapted. 

The production of sodium hypochlorite for cleansing 
and sterilising linen is another use to which electricity 
can be put in laundries. Electrolysers for this purpose 
made by Messrs. G. W. Thornton & Co.. of Salford, Man- 
chester, lave been supplied to many important laundry 
firms, as well as to shipping companies, such as the 
White Star and Cunard Co.'s. In Liverpool alone no 
fewer than twelve of these electrolysers are in operation. 
It is invariably found that the electrolytic bleach which 
they produce reduces the work of the rotary washers, 
thus diminishing the baneful grinding and pounding, 
whilst’ at the same time the linen is made as white as 
when it was new. Moreover, as a disinfectant, germi- 
cide, deodoriser, or antiseptic, sodium hypochlorite is 
extremely effective and cheap. The liquor placed in 
the electrolyser merely consists of water and coarse 
salt, such as that used for curing fish, and in pre-war 
days 12 gallons of the bleach could be made at the cost 
of ld., which is considerably below the cost of any other 
sclution used for the same purpose. The electrolyser 
itself consists of a rectangular stoneware box, divided 
by carbon plates into а number of compartments, the 
end plates forming the anode and cathode. The passage 
of the current from one end of the electrolyser to the 
other produces a lively effervescence in the cells, owing 
to the evolution of hydrogen, and the liquor required 
for use overflows at openings at the sides of the elec- 
trolyser into, a storage tank, and fresh liquor enters 
through holes at the bottom. 

When the clothes have been washed, starched, and 
ironed, it remains to distribute them to the customers 
or branch shops. For this purpose nearly all laundries 
are at present using horse or petrol vans, but sooner 
or later they will undoubtedly employ vans propelled 
by electricity. Once the laundry owners recognise that 
electric vans are clean and inexpensive to run and 
maintain, and are practically immune from breakdown, 
the vans they are now using will soon be abolished. 
The high cost of petrol and the great expense involved 
in keeping mechanically-propelled vehicles in repair. 
are causing many business people to investigate the 
merits of electricity. For laundry work electric trans- 
port is, of course, ideal, and electric vehicle manu- 
facturers should not fail to keep well in touch with the 
laundry business. 


Receivership.— RorASPHERE Co., Lrp.—Mr. J. Grant, 
of 47, Victoria Street, Tue Brook, Liverpool, ceased to act as 
receiver or manager on October 26th, 1920. 


CALCULATING MACHINES APPLIED TO THE 
ELECTRICAL INDUSTRY. | 


By A, CLEGG, A. C. I. S. 


DuniNG the last few years the importance of introducing 
labour-saving machinery and devices has been acknowledged 
in almost every factory and works in the kingdom. It iR 
up to the office organisation to keep pace and increase 
production by introducing the latest  labour-saving 
machinery and devices into the «ifi c, and, unlike many of 
the machines which are installed iu the works, it will often 
be found that office machines pay for themselves in a few 
months. America has left this country far behind in this 
respect, figure-work in that country being done almost 
entirely by machinery which is still being done by hand 
here. The writer read an article a short time ago, setting 
out a new system of accounting adopted by the Phil- 
adelphian Electric Co., from which they estimate a saving 
of $50,000 a year, the saving being mainly brought 
about by labour-saving machinery and devices in the 
office. 

Office staffs of electricity undertekir ga are usually not 
on the large side, and the employment of office machinery 
will enable detailed statistics and deta to be placed before 
the management which could not otherwise reasonably be 
called for, owing to the labour involved in collecting such 
information. 

А certain amount of antipathy may be evidenced by the 
average clerk at the mention of office machinery, but once 
the machinery is installed, and the staff understand its 
working, the extra work turned out soon overcomes their 
prejudice, and many now object to performing the calcula- 
tions by mental operations. 

The engineer carries his slide rule about with him, and 
brings it out every time figures are mentioned ; these save 
labour, and many clerks also use them for rough calcula- 
tions; but for accurate calculations the clerk must use a 
“ calculating machine." There are many different kinds of 
calculating machines on the market ; the uses to which they 
can be put are percentag.s, costings, invoice extensions, 
dissections, and actuarial and statistical calculations. 
Calculating machines can be divided into two broad 


classes — key- operated and crank-operated machines; this 


article will deal with the latter class as applied to calcu- 
lating large power electricity accounts and pay-roll work. 

The tendency of large generating stations is to supply 
electricity for power purposes, and as the prices vary 
according to the load, &c., I do not propose to enter into 
details, except to say that the calculating machine can be 
used equally well whether the price is a flat rate of so 
much per unit or во much per К.Ү.А. of maximum demand. 

In the undertaking with which the writer is acquainted 
the charges are based on the k. v. A. of maximum demand plus 
& unit charge, and also an addition for any increase in the 
cost of coal. 

The working out of the k. v. A. returned by the meter 
reader is checked by a calculating machine, the charges 
to a consumer are all done on the calculating machine, and 
the accounts have been sent out in half the time they were 
under the old method, and have also been found to be much 
more accurate, and the additional consumers connected have 
hardly been felt by the staff concerned. 

It will, perhaps. be clearer to the reader if I give an 
example of the work of the consumers’ clerk dealing with 
the accounts, beginning with the meter sheet. 

When a large power consumer is connected, this meter 
sheet is made out from the particulars on the connection 
note, and needs little explanation except that current trans- 
formers are mainly used, and therefore in calculating the 
maximum demand a constant must be brought into the 
calculation; a space is provided for this. 

The reader may also be curious to know what the space 
marked *' multiplying factor ” signifies ; this figure (assum- 
ing а three-phase supply) is made up of— 

volte x constant x v 3[1,000, 


and does not vary unless the e jüipment is changed, so saving 
75 per cent. of the calculation each month. For example : 
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Suppose the demand indicator reads 5 amperes, supply is 
400 volta and current transformer 25/5-= (constant 5), to 

get at the K. V. A. the old method would be— 

5 „ 400x 5 x 178[1,000 = 17:8. 

In the new method the multiplying factor would be shown 

as 8°46, which only requires multiplying each month by the 

amperes, in this case 5, which is 17:3. Now that the 

maximum demand has been checked on the calculator we 

cam proceed to the working out of the account. Let us 

assume the price of energy is 68. per K.v.A. + 0°45d. per 

unit. 


| METER SHEET 

District FCC ; N не 
Name LAMPES HOHER УЕР TAE 
"hn. ede E 
W. Meter No..... Amps Volta......... Duty......... Ob. o 

S а, NN A Ä 

C P.T 

Ratio | Ratio ............... 

D. I. No Amps volta Duty ......... plying 
factor 
DI OT. No 
Date. | Heading. Difference, Total Amps. Мр, RNA, Read by 
| 


— — 


— — — 


The keys of the calculator representing 17:8 would be 
depressed, and the crank-handle turned three times as 
6s. = 8 of a £, the answer appearing on the dial in pounds; 
the only thing to be careful about is the decimal point, and 
small pointers are attached to the machine for this purpose. 
The ваше method is used for the unit charge ; say, 12,796 
units have been consumed, Ше keys representing these 
numbers are depressed, and the crank turned five times, 
the whole carriage moved one to the left for the tens, and 
the crank turned four times, keeping the decimal point 
carefully indicated, the answer appearing on the dial in 
pence ; this is bronght to pounds by depressing the keys 240 
and reversing the crank-handle for division. It will be 
seen that the metric and decimal systems play a large part 
inthis class of account, and these in themselves facilitate 
the use of the calculating machine. | 

The calculating machine has also been found extremely 
useful on pay roll work, and has considerably reduced the 
work each week, and the extra work involved in calculating 
the ante-dated recommendations of Whitley Councils, &c., 
has been got, through with the minimum of time and labour. 
In this case lists of reciprocals are prepared for the use of 
the wages clerk, representing the wages of the various 
grades. Taking a 47-hour week and requiring the answer 
to be read as a decimal of £1, we divide 47 into O5 (Is. as 

а decimal of a £1) which gives us a permanent reciprocal 
for à 47-hour week of 00106383. This figure is put into 
the machi ne and multiplied by the rate per week, viz., 

: 00 106383 x 698. = 073405. 

This figure of :073405 becomes the wages reciprocal 
Whilst the rate is in force; these reciprocals are tabulated in 
money order on cards, and all that the wages clerk has to 
do each week is to put into the machine the figure shown 
against each rate and multiply (by turning the crank) by the 
number of hours worked, the answer being read in pounds 
and decimal perte, for example :—72 hours at 69s. for 47 
hours would be 073400 х 72 = £5°285 (£5 бв. 8d). 

reading of these decimal points becomes quite simple 
after a little practice. z | 

Üne big &dvantege of the calculator is that the reciprocal 
need not be taken out of the machine for each man’s wages, 

t for the different hours worked all that is needed is the 
turning to meet the change of honra The machines 
bed also be: used for all classes of work, such as working 
80] Pos Various departmental costs per unit generated or 

„nd extensions of invoices, including the long calcula- 


tions, of. cable invoices based on the fluctuating prices of 


Copper and lead 


ELECTRICAL EXPORTS OF THE U.S.A, 


BeLow are given the values (and quantities where available) 
of electrical machinery and appliances exported from the 
United States of America during 1919, showing the principal 
countries of destination. For purposes of comparison the 


figures for 1918 are added, and notes of increases or decreases 


are made. | | i ; 
еен з= 1918 1919 nc. or Dec. 
БЕ Dol. Dol Dol. 
Total 3,178,000 5,998,000 + 2,820,000 
To Norway. 131,000 212.000 + 81,000 
„ Great Britain 175,000 526,000 + 851,000 
„ Canada 1,087,000 1,780,000 + 693,000 
„ Cuba 162,000 276,000 + 114,000 
, Argentina 148,000 377,000 + 999,000 
„ China 70,000 153,000 + 83,000 
„ Australia 000 412,000 + 104,000 
„ New Zealand  ... . 208,000 29,000 + 21,000 
,, British South Africa 150,000 311,000 + 161,000 
Carbons.— e 
| Total 1,601,000 1,392,000 — 209,000 
To Italy ot 155,000 45,000 — 113,000 
„ Norway А 50,000 101,000 + 51,000 
„ Great Britain 123,000 000 — 40,000 
„ Canada 778,000 759,000 — 19,000 
„ Japan = 179,000 73,000 — 106,000 
Dynamos or generators,— | | 
: Total 3,363,000 5,800,000 + 2,437,000 
To France 604,000 782,000 + 178,000 
„ Italy 33,000 000 + 311.000 
„ Norway 102,000 141,000 + 39,000 
„ Great Britain 96,000 99,000 — 4,000 
„ Canada 522,000 775,000 + 958,000 
,, Mexico 45,000 185,000 + 90,000 
„ Cuba M 100,000 368,000 + 268,000 
, Argentina ... 45,000 11,000 + 66,000 
„ Brazil 61,000 157,000 + 96,000 
„ Chile 251,000 66,000 — 221.000 
„Uruguay 3,000 131,000 + 128,000 
„ China 136,000 314,000 + 178.000 
„India 105,000 146,000 + 41,000 
, Japan 401,000 1,054,000 + 658,000 
,, Australia 90,000 156,000 + 66,000 
Fans.— е 
Total No. 54,600 | 76,500 + то 
si 847,000 1,421,000 + d 
To Canada, No. 14,000 92.000 + 8,000 
121,000 289,000 + 168.000 
„ Argentina, No. 1,800 5,000 +. 835 
$ 26,000 91,000 + 66, 
„ China, No. 8,000 12,000 T 4,000 
s $ 5: 196,000 278,000 + 82,000 
„British India, No. 15,600 12,600 — 8,000 
$ .. 245,000 822,000 + ‘77,000 
Heating and cooking apparatus.— | 
Total  ... .. -686,000 1,580,000 + 894,000 
To Norway... 195,000 974,000 + 149,000 
„ Great Britain 9, 107,000 + 105.000 
„Canada 242,000 314,000 + 72,000 
„ Argentina ... 38.000 95,000 + 57.000 
„ Japan й 5,000 96,000 + 91,000 
Insulated wire and cables.— A 
Total ,605,000 8,815,000 + 3,210,000 
To Belgium | — 116,000 + 116,000 
„ Denmark 3,000 230,000 ＋ 227,000 
„ France - „000 185,000 + 948,000 
„Netherlands — 473,000 + 473.000 
„ Norway ... 163,000 1,671,000 + 1,508,000 
„ Portugal ... 22.000 110,000 + 88,000 
„ Spain 295,000 107.000 — 188,000 
„ Sweden — 139,000 + 139,000 
„ Great Britain 251,000 ‚000 + 7,000 
„ Canada 181,000 198,000 + 17,000 
„ Mexico 301,000 340,000 + 39,000 
„Cuba та 615,000 550,000 — 65,000 
„ Argentina ... 354,000 691,000 + 337,000 
„ Brazil 564,000 979,000 + 415.000 
„Chile 496,000 300,000 — 196,000 
„Peru 127.000 144.000 + 17.000 
„ Uruguay 106,000 278.000 + 172,000 
„China Е 126.000 311.000 + 185,000 
„ British India 33.000 192.000 + 159.000 
,, Dutch East Indies 282.000 292.000 + 10,000 
„ Australia 444.000 128,000 — 316,000 
,, Philippine Islands 142.000 — 991,000 + 149.000 
,. British South Africa 53,000 233.000 + 180.000 
Interior wiring supplier and firtures.— | 
Total 1,429,000 2,319,000 -+ — 890,000. 
To Norway 98.000 — 107,000 + 79,000 
Е Canada 329.000 493,000 + 164.000 
. Mexico 72.000 158,000 . + 8l 000 
„ Cuba : 179,000 221.000 + 42.000 
, Argentina ... 107,000 154,000 + 47,000 
„ Brazil 73.000 247,000 + 174,000 
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1918 
Dol. 
Metal filament lamps.— 


Total No. ... 14,585,000 17,072,000 
» 9$ .. 8,969,000 4,674,000 
To Italy, No. ... 210,500 583,000 
int 43,000 198,000 
„ Canada, No. 2,429,000 3,061,000 
582,000 902,000 
„ Mexico, No. 941,000 1,632,000 
$ 223,000 352, 000 
„ Cuba, No. ... 1,702,000 984,000 
$ . m 437,000. 310,000 
„ Argentina, No. 1,860,000 1, 424, 000 
N "T 454,000 448,000 
„ Brazil, No. 2,375,000 2,987,000 
$ 464,000 687,000 
, Australia, No. 882,000 956,000 
igs .. 188,000 232,000 
„ British South Africa, No. 443,000 489,000 
$ 89,000 127,000 
Lamps, are 8 - 14,000 17,000 
i carbon filament ... 108,000 203,000 
Magnetos, spark plugs, éc.— | 
Total . . 2, 750, 000 3,035,000 
To Italy . 985 25 673,000 526,000 
„ Great Britain .. 485,000 195,000 
„ Canada  ... " .. 543,000 633.000 
„ Argentina i .. 113,000 198,000 
„India ин е ea 53,000 101,000 
„ Japan 32,000 180,000 
, Australia 149,000 278,000 
Meters and measuring instruments.— 
Total 1,888,000 2,891,000 
To Canada 9 8 .. 249,000 402.000 
„ Argentina . .. .. 158,00) 208, 000 
„ Brazil я Т .. 147,000 327,000 
„ China a d i 37,000 186,000 
„ Japan 5e ed .. 432,000 . 639,000 
Motors.— 
| Total 8,925,000 10,635,000 
To France  ... e .. 443,000 ‚000 
„ Great Britain 1,022,000 877,000 
» Canada 1,455,000 1,611,000 
„ Mexico 296,000 498,000 
„ Cuba 499,000 505,000 
Brazil 146,000 544,000 
„ China 164,000 443.000 
„ India 574,000 572,000 
„ Japan 800,000 1,068,000 
Rheostats and Controllers.— 
Total  ... .. 289,000 515,000 
Switches and accessories.— 
Total ... 2, 195,000 3,565,000 
Telegraph apparatus. 
Total 379,000 831,000 
To Great Britain 107,000 200.000 
„ Canada he Т „000 198,000 
„ Japan ae Hx ne 63,000 97,000 
Telephones.— 
Total 2,687,000 3,783,000 
To France 140,000 197,000 
„ Ital vis vi .. 151,000 204, 000 
„ Netherlands 25 б — 157,000 
„ Norway T" .. 160,000 189,000 
„ Spain S" e xs 34,000 167,000 
„ Great Britain 113,000 233,000 
„ Canada 283,000 678,000 
„ Brazil 553,000 380,000 
Ж ina 15,000 158,000 
, Australia... 446,000 182,000 
» New Zealand 98,000 132,000 
Transformers.— 
Total 3,528,000 3,788,000 
To France 768,000 194,000 
a nd "4 37,000 224,000 
„ Netherlands 9,000 144,000 
„ Spain wae 421,000 230.000 
„ Mexico 136,000 235.000 
» Brazil 195,000 538,000 
„ Chile 194.000 241,000 
» China 201,000 193,000 
„ Japan 300,000 366,000 
„Australia : 939.000 273.000 
All other electrical machi- 
nery and appliances 
(except locomotives) ... 17,846,000 27,827,000 
Grand total of electrical 


machinery апа appliances 
(except locomotives) 


1919 
Dol. 


.. 59,984,000 89,090,000 


Inc. of Dec. EXPORTS AND IMPORTS OF ELECTRICAL 


+ 2,487,000 
+ 1,305,000 
+ 372,500 
+ 155,000 
+ 639,000 
+ 320,000 
+ 691,000 
+ 129.000 
— 718,000 
— 127,000 
— 436,000 
— 60,000 
+ 619,000 
+ 293,000 
+ 74,000 
+ 44,000 
+ 46,000 
+ 38,000 
+ 3,000 
+ 100,000 
+ 985,000 
— 47,000 
— 990,000 
+ 90,000 
+ 15.000 
+ 48,000 
+ 148.000 
+ 135,000 
+ 1,003,000 
+ 153,000 
+ 55.000 
+ 180,000 
+ 99,000 
+ 907,000 
+ 2,410,000 
+ 148,000 
— 745,000 
+ 156,000 
+ 132,000 
+ 6,000 
+ 398,000 
+ 79,000 
— 9,000 
+ 968,000 
+ 225,000 
+ 1,370,000 
+ 452,000 
+ 93000 
+ 92,000 
+ 34000 
+ 1,096,000 
+ 37,000 
+ 58,000 
+ 157.000 
+ 29.000 
+ 133,000 
+ 120.000 
+ 395,000 
— 178.000 
+ 83,000 
— 964.000 
+ 84,000 
+ 960.000 
— 574,000 
+ 187,000 
+ 135,000 
— 191,000 
+ 99.000 
+ 343.000 
+ 47,000 
- 4.000 
+ 66.000 
＋ 41000 
+ 9,981,000 
+29,106,000 


, 


GOODS FOR OCTOBER, 1920. 


THE Ootober returns of electrical business show considerably 
increased values in the export section as compared with the 
previous month, the figures being £1,321,252, ав compared with the 
September total of £1,145,191. This excellent result is largely 
accounted for by the increase in telegraph and telephone exports of 
£140,000, electrical goods £25,000, and carbons £18,000, a falling 
off occurring in the export values of insulated wire (£14,000), 
and meters (£7,000), whilst electrical machinery exports remain 
stationary at £270,000. 

For comparison, we give the figures showing the exporte of 
electrical goods and apparatus and electrical machinery for the 
first 10 months of 1913, 1919, and 1920 :— 


1918. 1919. 1920. 
Electrical goods & apparatus, £4,121,152 44, 392,234 £9,046,006 
June to October. 
Electrical machinery, 1,872,028 1,487.533 1, 878, 5 25 
January to October. SFR erem 


£5,993,180 £5,879,767 810, 924,581 


Imports of electrical goods and machinery for the month of 
October totalled £432,439, as compared with £298,382 for Sep- 
tember, an increase of £134,000; increased import values are 
recorded in electrical machinery, £80,000 ; telegraph and teléphone 
cable and apparatus, £12,C00; batteries, £23,000; and carbons, 
£14,000; the total of electrical imports for the 10 months 
January to October, 1920, is £2,316,386, as against £1,645,423, 
and £2,400,538 for the corresponding periods in 1919 and 1918 
respectively. 

Re-exports of Foreign and Colonial electrical material amounted 
to £22,902, as against £20,398 for the previous month. 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR 
OCTOBER, 1920. 


Exports. Imports. Re-exports. 
Electrical goods and apparatus £225,622 £100,757 £4,552 
(unenumerated) 

Insulated wire ... dis $vi 812,657 19,142 84 
Glow lamps kon 957 58 40,236 10,480 3,675 
Arc lamps and parts 1,711 1,159 289 
Batteries ... T 71,901 33 791 1,116 
Meters... 31,402 9,017 3,669 
Carbons ... 8 © 26,912 24,117 665 

Electrical machinery : — 
Railway and tramway motors ... 811 — — 
Other motors and generators ... 176,149 — — 
Electrical machinery  (unenu- 

merated) we sine eee 85,456 197,123 8 247 
Switchboards (not telegraph or 

telephone) кт Vi ies 7,818 216 — 

Telegraph and telephone cable 

and material :— 

Telegraph and telephone wire 

and cable (not submarine) ... 81,621 2,496 — 
Submarine telegraph апа tele- 

phone cable T S 144,411 — — 
Telegraph and telephone instru- 

ments апа apparatus ... 114 579 34,141 05 


Totals... .. 1,321,252 £432,489 £32,902 


Italian Electrical Industry.—The progress which the 
Italian electrical industry is making in recent years is shown by 
statistics compiled by the Associazione fra Eacercenti Imprese 
Elettriche (Association of Working Electrical Undertakings), based 
upon returns made by those companies. The capital invested by 
companies purely electrical, from July, 1914, to July, 1919, came 
to over 757,000,000 lire, rising from 8,000,000 lire in the second 
half-year of 1914 to 114.000,000 lire in the first half of 1919. 
Completed by statistics down to October of the last-named year, 
the following table exhibits the number of working companies and 
the capital invested in each of the provinoes of Italy :— 


No.of Capital No. of Capital 

com- invested, com- invested, 
panies, lire. panies. lire. 

Piedmont ;.. .. 31 122,894,500 Lazio és .. 94 117.900, 000 
Lombardy .. .. 94 536,811,995 Abruzzi & Molisa.. 8 2,297,000 
Veneto T .. 24 120, 268,000 Compania . 80 138, 260, 005 
Liguria © .. 17 168,830,000 Puglie RS .. 19 8,454,000 
Emilia е we 8 26,100,C00 Calabria  .. ixi Al 6,266,000 
Tuscany  .. .. 22 182,495,700 Sardinias  .. — 1 120,000 
Тһе Marches .. 12 12,505,000 Sicily.. T se “9 4,430,798 
Umbria - ee 8 1,900,000 — — 
Totals . 906 1.458, 082, 288 


Swiss Aluminlum.— Its wealth in hydroelectric power 
has made Switzerland one of the principal producers of aluminium. 
In 1918 that country exported 10,500 tons of raw aluminium, to a 
value of 51,000,000 fr. To the figures stated must be added 
2,000,000 fr. of ber and sheet aluminium, 6,500,000 fr. of technical 
applianees, and 3,200,000 fr. of other articles in aluminium. With 
the end of the war in 1919, the export of aluminium technical 
articles fell off, while that of household items was doubled. The 
latter exports rose to a value of 6,200,000 fr., of which one-fourth 
went to Italy, and one-fifth to France. The Scandinavian 
gine only took 900,000 fr. worth of these goods, and Spain 
300,000 fr. 
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LEGAL. 


A Street Box IN COLLISION. 


JUSTICES ROWLATT and McCARDIE, in the King's Bench Divi- 
sional Court on November 12th, had before them appeals by 
Mr. Alfred Hawdon, baker, of Stockton Road, Sunderland, and 
Mr. John V. Thompson, of Boughton Street, Sunderland, 
against a judgment of his Honour Judge Moore at Sunderland 
County Court in favour of the Sunderland District Electric 
Tramways, Ltd. The action was brought by the company 
against both appellants for damages in consequence of injury 
to а street electric box while Thompson was towing with his 
lorry & disabled motor van belonging to Rawdon and steered 
by his roundsinan. Appellants contended that there was no 
evidence of negligence to support the judgment. Without call- 
ing upon counsel for the respondent company their Lordships 
dismissed both appeals, on the ground that the Judge was 
right in holding that both defendants were negligent. 


EXTENSION OF PATENTS. 


In the Chancery Division on Wednesday Mr. Justice Sargant 
granted an application by Mr. Henry Stafford Hatfield and 
the Reason Manufacturing Co.. of Lewes Road, Brighton, for 
an extension of two patents, Nos. 90,500 and 920,770, of 1905, 
the former relating to ''improvements in mercury electro- 
lytes for electrolytic cells and the latter to improvements 
in cathodes." Sir А. Colefax, K.C., who appeared with Mr. 
Whitehead ,for the applicants, said the ground of the appli- 
cation in the case of each patent was that the applicants had 
suffered loss and damage by reason of the war interfering with 
the working of the patent. There was no opposition by the 
Board of Trade to an extension. His Lordship extended the 
patents for four years from the date of expiry in 1919. 


CHARGES DISMISSED. , 


HASLINGDEN magistrates, оп November 8th, dismissed charges 
of forgery and false pretences brought by the Postmaster- 
General against Mr. Barnes Kay, manager of the Haslingden 
Corporation Tramways. 


CORRESPONDENCE. 


Letters received by ws after 6 Р.М. ON TUESDAY cannot appear until 
the following week. Correspondents should forward therr communi- 
oatwns at the earliest possible moment, No letter oan be published 


unless we have the writer's name and address in our possession, 


The I.E.E. Subscriptious. . 


I hope that the members present at the I.E.E. meeting 
called tor December 2nd will thoroughly explore the Council's 
reasons for the proposed increase of subscriptions. 1 hope 
they wil ask whetner the possession of the Einbankment 
bunding is а paying proposition in these post-war days. 

Do we really need the building, and, if not, is the present а 
favourable time for selling it and taking a smaller building or 
suite of rooms? 

Was the building used to any great extent as a club by 
lendon or country members betore it was taken over by the 
Government? If the London members use the building as a 
club, should they not pay a higher subscription than country 
members? 

As а country member, the building is of little service to me, 
and I suppose about 70 per cent. of the members live outside 
the London area. 

As а means of saving expense I suggest that all papers read 
before the Institution on telegraphs and telephones, both wire- 
ful and wireless, should be sent only to those members who 
ask for them. I only take telegraphs and telephones as an 
ilustration of my point, which is, that in these days of 
specialisation there is a lot of matter published in the Journal 
which is only read by the specialist. but all this matter is 
posted indiscriminately to every member. 

I am asked to pay 41 28. 6d, per annum extra, and I submit 
that it would have cost far less than £1 2s. 6d. per member 
for the Council to have printed and posted to each member 
the full statement "' of the Council's case. The proxy voting 
is an unsatisfactory arrangement, and I hope the members at 
the meeting will demand that a questionnaire formulated by 
them shall be posted to each member. Foreign members 
would, of course, receive the questionnaire. 

Lastly, I would ask if the Institution is considering questions 
of status and compensation " on the lines of the article in 
vour issue of October 29th? It is reasonable that there should 
be both oculists and dentists, but it is expensive when an 
electrical engineer on the salariat must subscribe to one 
society to get status 
getting compensation.” 


Country A.M.I.E.E. 
November 10th, 1920. 


and to other societies in the hope of 


A good number of members of the I.E.E. may be eom- 
plaining about the increased subscriptions now asked for., 

It is, however, my opinion that the members wherever 
practically possible would have done well to have compounded 
for their annual subscriptions years ago. | 

The I.E.E. is the parent electrical institution, and I con- 
sider that there are at present too many smaller branch 
institutions, which may have doubtful usefulness. ` 


London. D. R. Broadbent. 
November 15th, 1920. 


It is quite clear that the proposal contained in the circular 
issued by the Institution on the 4th inst. should, for reasons 
it is not desirable now to discuss, be opposed. 

It is equally clear that the only opportunity afforded by the 
Council for those who cannot attend the meeting on Decem- 
ber 2nd to oppose the recommendations, is to send their 
proxy papers to some member who can attend the meeting. 
and is likewise opposed to the proposals. 

As I propose to attend the meeting, I shall be agreeable 
to receive the proxy papers of. those members who would 
desire me, on their behalf, to use their vote in opposition 
to the Council's proposals, and at the ваше time I shall be 
glad to have any commente from such members on the matter. 


Fredk. W. Purse. 
84 and 86, Romford Road, DM 
Stratford, E. 15. 
November 13th, 1920. 


Cheap Wiring for Small Houses. 


The announcement in your current issue that the price to 
be paid for the lighting installations for the Hythe housing 
scheme is 288. 64. per point raises questions of some import- 


ance. 

In the first place, it will be interesting to hear the opinions 
of wiring contractors as to the possibility of satisfactory work 
being done at this figure. I have before me a copy of the 
specification for this work, and from this it appears that there 
are to be seven points in each house. The wiring is to be laid 
in steel conduit tubing with the necessary solid (not split) 
elbows, bends, tees, &c., and with slip joints. All con- 
nections to be properly formed to ensure continuity through- 
out.“ The whole to be formed in two circuits with a proper 
distribution-board with fuses to control each circuit.“ All 
distribution-boards to have ordinary 5-amp. cut-outs.” Each 
house to have a D.P. main switch and a pair of fuses; and each 
point is to be complete with a H.v. metal-filament lamp and 
an opal shade. 

Although believing that much might be done to reduce in- 
stallation costs by the withdrawal of many unnecessary 
rules and restrictions, I quite fail to see how this specifi- 
cation сап be complied with under present conditions at 
288. 6d. per complete point. - 

The second question raised by this contract is the respon- 
sibility for the design of the installation by a competent elec- 
trical engineer. It will have been noticed from the above that 
the tubing is to be slip socket, and that continuity is to be 
obtained. The attention of the Borough Surveyor, who issued 
the specification, was drawn to this point by an inquiry as to 


the grip fittings to be used. He replied: * Surely it is pos- 


sible even with slip joints to ensure continuity throughout. 
There is no intention of using grip fittings, as this will con- 
siderably increase the price.” as 

If this absurd specification is a fair specimen of the working 
of the Hythe housing scheme or of that of any other town, 


these houses will be truly '' homes for heroes —indeed, it will 


need a hero to inhabit one! 
E. A. Pinto. 


Ramsgate, 
November 10th, 1920. 


Shop Lighting. 
Referring to your note on this subject, 


with some 


twenty-two years in contracting experience, my opinion 


18 that the contracting firms are not so much to blame as 
the proprietors themselves. 


Àn enormous amount of time 


is given to soliciting orders and advising on the best means: 


for lighting shop windows, but it is on few occasions that the 
advice is taken, the question with the shop-keeper being 


not which is the most efficient lighting, but which is the 


cheapest. Most tradesmen are prepared to discuss the best 


means of lighting, but few are prepared to pay for it. Your | 
correspondent goes on to say '' that the electrical retail пасо . 

iB | 
I do not agree with. For some years I kept, in a private 
house just off the main road, a show-room well equipped with ' 


has not yet learned the first lessons in salesmanship.”’ 


fittings, heating and cooking apparatus, electric motors, &c., 
backed up by about £2,000 worth of electrieal stock; I did 


good business, not with the people who came in casually, but : 
with the people I brought into the show-room by various, 


methods. I then purchased premises in the main road, and 
spent quite a good sum of money in fitting up the show-room, 


and had a good window display, but on reviewing the turnover 
one found that the extra business done did not warrant the 


1 
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pere. I therefore ?estocked the premises with other lines 
and made electrical goods less prominent. My experience has 
been in thè suburbs ef London, апа, speaking from that point 
of view, 1 contend that 4 properly equipped show-room in a 
main road does not pay for itself, but it can be made to pay 
if Tatried out in inexpensive premises off a main road, pro- 
is that the contractor is sufficiently active to draw in 
cliente: d рген MARQUE TC RT Qe : 

Where orders are continually given only to the lowest 
estimate, it stands to reason that the man with big premises 
and show rooms cannot stand up against the firms working 
in the back yard. ^  — j 
"Ihe industry would. be in a different position altogether if 
the, wholesale firms kept strictly to supplying the. trade, but 
one comes against numerous cases where fittings, lamps, and 
other accessories are sold at wholesale prices through all sorts 
of weird and. wonderful channels. At the present time I do 
not know of a motor firm that is properly supporting the 
Wholesale, trade. I am every day, meeting cases where the 
quotations given to people outeide the line are the. same as 
those, I receive myself. Unless the contractors will properly 
band, themselves together with some really live organisation, 
I am;aírgid.these conditions will continue to exist, and the 
much-desired, purely electrical shop where everything electrical 
oan; be seen. and demonstrated under ideal conditions cannot 


exist. 
The Retailer. 


ы 
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November 9th, 1920. boss das 


| A Large Totally- enclosed Dynamo. 


Referring to the above article in the current issue of the 
ELECTRICAL REVIEW, as the concluding remarks may be some- 
what misleading, I should like to state that Lo-Thermo, Ltd., 
ig а distinct firm, formed for the purpose of granting licences 
for enclosed dynamo electric machinery fitted with heat dis- 
sipgtors—one type of which was described in the article. 

irthermore, my firm hold a licence to manufacture this 
class of machinery | 
а аа o Newtons, Ltd. 7 
.launton, n N. HICKLEY, 
. November 16th, 19009. Managing Director. 


{А Life-long Reader has omitted his name and address 

from his letter — Es. Brec. RE v. ^^; !! 
d Tete tT S bota qua $i aside ‘ РУ o4 
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THB.PHYSICS AND CHEMISTRY OF COLLOIDS 
“AND SOME INDUSTRIAL APPLICATIONS. 


“Faraday Socrery лхо Paysicat Society Discussion. 
We haye already made ;brief reference, to the symposium and 
general. discussion on colloids held on October 25th in the 
hall of the Institution of Mechanical Engineers, under the 
auspices of the above. societies. Seeing that the meeting lasted 
from 2.30 in the afternoon to nearly II o'clock at night— 
with the necessary intervals reduced to а minimum—and 
covered a bewilderingly large field, it will be impossible here 
to give an adequate account of the proceedings. We propose, 
„ о. ах attention just to two or three salient 
features of the discussion, dealing more particularly with 
paints of physical interest and such industrial applications as 
were referred to by way of illustration. T | 
When it is remembered that all living beings, most of our 
food ‘and clothing, and innumerable substances of everyday 
use..and. importance, from glue and starch to bricks and 
mortar, are.made up, or largely made up, of colloidal matter, 
the importance of the study of colloids will be at once appre- 
14. ed 


ciated Pi 

The survey of our present knowledge of the subject, and 
especially of its physics, given by PROF. THE SvEDBERG, who 
came from Upsala for the purpose, was an admirable exercise 
in precise statement based on wide and exact knowledge. The 
science of colloids was well-defined as the science of the 
mero MEUS Ure of matter, the domain between macroscopic 
and molecular dimensions. One should speak of the colloidal 
state rather than of colloids. The definition led directly to 
a review of the methods of inducing the colloidal state; dis- 
persion when from matter in the* macroscopic form, con- 
densation from matter in the molecular or infra-micro- 
scopic . form. An important example of the former process, 
which obviously involves doing external work against surface 
tension, forces, and therefore absorbs energy, is the emulsifica- 
tion, of fats or hydrocarbons. The process may be facilitated 
by the addition of agents, such as soap, which lower surface 
tension. Another method is a combination of grinding with 
the addition of agents that prevent aggregation. An example 
of the condensation method is afforded by the well-known 
method of producing colloidal metals by arcing under a liquid; 
F needs the presence of nuclei, which may 
е ions. Асер ong 

Dr Svedberg proceeded to review the methods of studving 
the structure of colloids, such аё microscopio and ultra- 
microscopic examination with saccompanving measurements, 
behaviour. in. magnetio and electric fields, optical methods, 
such as. the absorption, scattering, or polarisation of light. 
viscosity measurements, and by means of the absorption of 


€ mma ——DiÓ—À—MÁÜ— dbi: 
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charged ions, The effect of the addition or removal of ions 
in causing aggregation or disaggregation was reduced to the 
form of a simple mathematical theory. | 
The section on emulsions was opened. Ьу Pror. F. G. 
Donnan, C. B. E., F.R.S., who defined an emulsion as а 
system in which one liquid is dispersed in the forin of small 
globules. The importance of emulsions from the theoretical 
standpoint results from the light they throw on many colloidal 
phenomena, for the electric double layer which’ forms round 
the globules and prevents coalescence gives to а pure emulsion 
all the properties of а very ‘stable suspension ‘colloid on a 
somewhat rough scale. Discussion largely centred round the 
inversion of emulsions. when on the further addition of 
the dispersed liquid the latter exchanges its róle with the 
liquid which was previously the continuous medium.  Elec- 
trolytes play an important part in this phenomenon of re- 
versal of phases. Mr. S. S. BHATNAGAR contributed a study 
of reversal due to the action of ions. He drew a parallel 
between this power of cations and their precipitating power 
on suspensions which was much criticised by subsequent 
speakers. 'The practical aspect of the subject was emphasised 
by Mr. W. CLAYTON, who spoke on emulsion problems in 
margarine manufacture, which, he said, offered a splendid 
field for colloid research. Prof. Svedberg drew attention to 
the case of emulsions of mercury und water and mercury and 
oil, which were of interest on account of the high surface 
tension of the one phase. The mercury could constitute either 
the disperse or continuous phase. TN REA 
Mr. EIL HarscHEE initiated discussion on physical pro- 
perties of elastic gels, which showed how greatly . divided 
opinion is on the structure of jellies, and how. little we 
really know about it. Pror. PnRocrEw's solid solution theory 
is not a convincing picture of a substance. containing, say, 
99 per cent. water, which yet behaves like ап elastic solid! 
And what is one to make of an extraordinary experiment 
described for. the first time by Mr. Hatschek, in which after 
straining a gelatin prism for five days, the stress was found 
to disappear, but the optical. anistropy caused by the strain 
remained. The discussion emphasised the complications intro- 
duced into a gel such as gelatin, which has been almost 
exclusively experimented with, by. the necessary presence 
of an electrolyte—water. It was thought that a better ap- 
proach to this section of the subject would be through nan- 
aqueous gels—for example, rubber gels—which have been 
almost entirely neglected. Prof. J. W. McBain, however, 
claimed that recent studies of soup solutions throw consider- 
able light on gel structure. The fact that the same solution 
of sodium oleate could be made to assume either a sol, gel, 
or opaque curd form, seemed to him to overthrow entirely 
the favourite cellular conception of gel structure and sub- 
stitute a micellar structure theory which regards the colloidal 
particles as being identical in sol and gel, but as independent 
in the former and linked up in the latter. This view was 
supported by independent evidence put forward. by many 
speakers, and most strikingly of all in an experiment described 
by Prof. Svedberg, in which a cadmium sol in a non-aqueous 
medium is found ёо set to a jelly on the oxidation of the 
cadmium. ‘Touch it with a glass rod, however, and it at 
once reverts to the liquid form. Ex. боз, ge c , 
Bare reference must suffice to the next two sections of 
the discussion. Sir HERBERT JACKSON, in a chatty discourse 
crowded with highly-interesting but little-known facts, and 
devoid of all pretensions to theory, talked about glass, the 
colloidal character of which he doubted. because it can be 
made quasi-crystalline, and coloured glasses, some of which 
are undoubtedly in the nature of colloidal suspensions. Sir 
Herbert succeeded in convincing everyone of the extraordinary 
interest and fascination of this subject, which deserves much 
more attention than it has up to the present received from 
investigators. Somewhat different views were stated by Dr. 
М. W. Travers, who quoted recent experiments on the visco- 
sity of molten glass, which lent undoubted support to the 
colloid theory. F 
Discussion on non-aqueous colloidal systems, the. great 
importance of which to an understanding of colloids has 
already been referred to, was opened by Sir RoBERT ROBERT- 
SON, who dealt exclusively with nitrocellulose, and continued 
by Mr. F. SpROXTTON. This substance derives its importance 
from its applications to celluloid, artificial silk, explosives, 
and other derivatives, and on this account it has been some- 
what extensively studied, particularly as regards the yiscosity 
of its solutions in organic solvents, ether, alcohol, and so 
forth. The relations established between viscosities of the 
solutions and the mechanical properties of the dried colloid, 
enable the manufacturer to control the latter, but the rationale 
of the relationship is hardly understood as yet. Even more 
complex is the colloid chemistry of solid celluloid, thé manu- 
facture of which from nitrocellulose is the gradual transfor- 
mation of a gel to a solid. Mr. B. D. Porritt dealt with 
the allied subject of rubber, and described experiments on 
the sol-gel transformation—in other words, its deterioration— 
produced in rubber solutions by light and oxygen, the latter 
acting as a catalyst. Dr. E. Н. RAYNER remarked in this 
connection on the variation of resistance of ebonite due to 
the action of light. It appears that the sulphur in ‘the 
ebonite becomes oxidised to sulphuric acid, and it has bap- 
pened that the resistance of a standard coil has from this - 
cause been known to become reduced to one-tenth of its 
true value. 


Vol.87. No.3248,Novmusaa19,1930.] THE ELECTRICAL REVIEW. 


BUSINESS NOTES, | s 


= = Bankruptcy Proceedings. —HARRIBON & Son, electrical 
. 93, Princes Street, Southend-on-Sea, Eesex.—The first 
meeting of the creditors was ‘held on November 9th at the offices 
of the Official Receiver, 14, Bedford Row, London, W.C.1. The 
statement of affairs showed gross liabilities £916, of which £665 
was expected to rank, while no assets were disclosed. А creditor, 
stated. to be fully secured, held a bill of sale for £250 over the 
stook-in-trade, fixtures, and fittings. A meeting of the debtor's 
creditors appeared to have been held on October 2nd at the office lof 
his solicitors, when an offer was made of 10s. in the &. payable by 
two instalments, but was not accepted. It was decided to leave 
the matter in the hands of the Official Receiver. 

G. W. LESTER (Lester & Browne), wholesale electrical ' engineer, 
formerly trading at 44-6, Surbiton Road, Kingston, under the 
style of Lester & Browne. The first meeting of creditors was held 
at the London Bankruptcy Court on November 15th. Mr. F. T. 
Garton, Official Receiver, reported that no acoounts had yet been 
lodged, but the debtor roughly estimated his liabilities at £1,200, 
and had no assets. Thedebtor attributes his failure and insolvenoy 
to trading losses, to a further loss of £150 on horse races during 
the last 12 months, and to family illness. In the absence of any 
offer, the case was left with the Official Receiver to be wound up 
in bankruptoy. 

W. Н. 8. WARD, electrical engineer, 56, High Street, Acton, W. 
First meeting November 23rd at 14, Bedford Road, W.; ; public 
examination, Deoember 7th, at the Court House, Brentford. 


Company Liquidations.— Rex ACCUMULATOR Co., LTD. 

—A meeting of members is called for December 14th, at Dash- 
wood House, New Broad Street, E.O., to hear ап acoount of the 
winding up from the liquidator, Mr. M. Leggett. 

SUBMARINE MOTOR SHIP OLEANER SYNDICATE, LTD.— Petition 
presented to the High Court, July 1st. Winding up order made 
November 9th. 

FooTE & MILNE, LTD. —Winding-up voluntarily. Liquidator, 
Mr. R. J. Ward, 10, Serjeants' Inn, E.C. Meeting of oreditors, 
November 24th, at. Anderton s Hotel, Fleet Street, E. C. Particulars 
of claima to be sent to the liquidator by November 20th. 

ELwvoTBIO OHEMICAL DEVELOPMENTS. LTD. — Meeting ot 
creditors, November 25th , at 66, London Wall, E.C. 


Trade Announcements.— THE ENTERPRISE MANUFAC- 
TURING Co., LTD., has removed the Glasgow branch to more con- 
venient premises, at 47, Oswald Street, Glasgow. Telephone 
number, Central 2526 ; telegraphic address, “ Unopposed, Glasgow." 

Hol ban D House ELEOTBIOAL Co., LTD., has recommenced 
business at 58, West Regent Street, Glasgow. Mr. H. Watson will 
be in charge of the company’s business as managing director and 
secretary. Telephone, Douglas 1360 ; telegrams, ‘ Electrical, 
Glasgow.” 

Mzssns SINCLAIR, PAGET & Оо, LTD, electrical engineering 
spec'alists, Eepeaco Works, New Inn Yard, Shoreditoh, announce that 
having completed extensive structural alterations and enlargement 
of premises, they sre in а position to execute repairs to dynamos, 
motors, &o., at short notice, owing to the large stocks of all sizes 
"of wire held. 

Me. H. J. READ, M. I. E E, who severed his connection with 
Messrs. Edmundsons' Electricity Corporation in March last, after & 
service of over 30 years, has joined forces with Mr. H. J. Butcher, 


A. M. I. R. E, aud Mr. W. J. Bransom, A. M. I. E. E., who were on the 


staff of Messra. Edmuudsons' for 30 and 20 years respectively, and 
Mr. D. Dunham, B.Sc., recently in the service of the British 
Thomson-Houston Oo., Ltd. Under the title of Read & Partners, 
Ltd., they are specialising in eleotrical installations for oountry 
| houses, farms, works, &o., their address being 53, Victoria Street, 
Westminster. Telephone, No. 8081 Victoria. Mr. Jas. Garnett, 
who was for over 30 years with Messrs. Edmundsons’, has joined 
the staff of the new company. 

‘Me. W. Вавветт, manager of the Kingswood Engineering 
Works, Bristol, is commencing business as an electrical contractor 
at 86, Third Avenue, Bath, under the style of Barrett & Blake, 
and will be pleased if manufacturers will send catalogues of 
electrical goods. 

Messrs. MILLIKIN Bros. MANUFACTURING Co. (INO.), have 
removed their offices to Amberley House, Norfolk Street, Strand, 
W.O. 3. Telephone, City 5814. 

MESSRS. STEPHEN GLOVER & Co, engineers, have removed from 12, 
Eldon Square, to 13, Akenside Hill, Quayside, Newoastle-on-Tyne. 
Telegrams, “ Apparatus, Newocastle-on-Tyne " ; telephone, 153 City. 


‘Catalogues and Lists.—ATLAs CARBON AND BATTERY 
Co., LTD., 19, Ewer Street, E C. —Two leaflets illustrated in colours, 
dealing respectively with Atlas porous pots, and Sovereign 
and Dania dry celle. 

HUNTALITE, LTD., 25, Newman Street, W.1.—A priced and 
illustrated booklet (8 рр.) dealiog with ' wireless reflectors for 
shop lighting, &c., and “ Huntalite electric candle lampe. Also 
two illustrated leafleta dealing with these matters. 

CABRON Co., Falkirk.—A show-card (18 in. x 13 in.) bearing 
the title The Cosy Comfort of a Carron Electric Fire,” and a 
reproduotion of а water-oolour drawing of а mother and child 
whose faces are illuminated by a cheerful glow. 

Tax BaitisH THoMSON-HOUSTON Co., LTD., Mazda House, 77, 
Upper Thames Street, E.O. 4.—A small folder giving prices and 
illustrations orf Mazda vacuum and gas-filled lamps, and 
" Stages in ‘Mazda’ Progress.” 


Also a blotter in the form of a card bearing a reversed adveértise- 
ment of Mazda” lamps, {0 be read by holding thé card m frent of 
а mirror. „ 

J. H. SANKEY & Son, LTD, 74, Cheapside, EO. 2—4 list of 
temperatures, melting, freezing and boiling points, &o., ranging 
from the temperature of the sun to absolute rero, with a coloured 
chart for rough estimation of temperatures. “On the reverse 
Sankey's fire-bricks, fire-clay, &o., are advertised. · 

E. Р. ALLAM & Co., 107-109, Gray's. Inn Road, Ұ.С. 1.—Monthly 
stock list of D.C. motors for sale and bire, ranging from i to 50 H.P. 
new and secondhand. 

RRITISH INSULATBD.& HELSBY CABLES, LTD., Prescot, Laney 
A leafict (4 pp.) giving sizes aud prices of aluminium wire, sirip 
and sheet, with comparative figures for copper. 

Тнк FALCON Iron Works, LTD. Oldham.—An illustrated 
booklet (7I pp.) dealing with numerous types of electrically-driveu 
hauling and winding plant. principally for ep 8 Agent, 
W. M. Hasris-Burland, 63, Queen Victoria Street, E 

R. A. Evans, LTD. , Prospect Road, Leicester.—A ol illustrated 
description (12 pp) of lift engines, cars, switchgear, &o. 

THE BRITISH THOMSON- HOUSTON Co., LTD., Rugby.—D ssoriptive 
List No. 1,160 (92 pp.). An interesting and minutely detailed 
brochure dealing with turbo-compressors, blowers and éxhaustets. 
With numerous diagrammatic and photographic illustrations. 

THE A. & A. ELECTRICAL, Co, Lrp., 13, Farringdon’ Road, 
Е.С. 1.—An illustrated and priced leaflet giving details of electro 
fires, irons, boilers, hot-plates, &o. 

THE GALVANIZING EQUIPMENT Co., LTD., 29А, Portpool Lane, 
Gray's Inn Road, EC. 1.—A well-illustrated booklet (23 pp 3 
giving examples ot applications of the firm’s method of galvanising 
to various types of fittings, &oc. 

THE FaL&IBK Iron Co., LTD, Falkirk.—A new series of 
leaflets, No. 219, illustrating the й Falco " electric cooker ; No. 330, 
domestio electric appliances ; and No. 235, electric fires and heaterd. 
All fally priced. | 

FRASER & CHALMERS' ENGINEERING WORKS, Erith, Kent.— 
Illustrated leeflet (F and О 2,867) dealing with the ‘manufacture 
of electrically- welded fire-proof doors. 

THE GENERAL ELEcTRIC Co., LTD., 67, Queen Victoria. Street, 
Е.С. 4.—Illustrated and priced leaflet A 2 3720 dealing" with the 
" Ideal " electric log fire. | 

JORDAN & Sons, LrD., 13, Broad Street Place, Liverpool Stredt, 
E.C. 2—Two leaflste describing steel office filing cabinets: ‘and 
transfer drawers. Dimensioned, illustrated, and priced. | Also Hat 
of works on company law апа practice 

T. Francis & BONS, 231, St. George's Rosi, Bolton. A ere 
leaflet illustrating and describing hand-feed aros, standard resist 
ances, stage aro boxes, &o. Fully priced. 

ELECTRIO SUPPLIES Co., S.A., Barcelona, (Agents for Wild- 
Barfield” electric furnaces).—An illnstrated leaflet (E 8. 50), In 
Spanish, desoribing „ Wild-Barfleld " furnaces and acoessoríes. A 


Imports of Manufactured Goods.—In the House of 
Commons on. November 8th, the President of the Board of ‘Trade 
(Sir Robert Horne) replying to Mr. Remer (U., Macclesfield) said 
the value of the wholly or mainly manufactured goods imported 
from Germany during the first nine months of the Юе 


19012 .. `.. .. 436,400 0 
191). „ 41000000 ` 
1919 4. Ку. 43,000 
1920. 17,191,000 


The figures for 19i2 and 1913 аге estimates ‘based on annual 
totals, and during 1919 trade was permitted э as from 
July 12th. 

Questioned as tothe difficulty of British manufacture opmapetiog 
against cheap foreign goods and as to whether he would consider 
the introduction of a Bill affecting the oollapse of the exchange, 
Sir Robert Horne replied: " I am considering that very difficulty 
now." — Financial Times. i 


Foreign Trade.—OOTOBER Fravres.—'The . following 


are the values of importa and exports of electrical . goods. and 
machinery in October : = 


October. E ж 10 months, 1990 
1920. deo. Ino. of: dec. : С 
cer & a i &. 
Electrical goods, ko, ... 235,316 + 153,708 + 287; 066. 
Machinery coe „ 1,953,214 + 677,717. + 4 108311: 
EXPORTS. 
Electrical goods, &o. ...1,058,778 + 468,527 +- 4, 658, 722 
Machinery — .. .. 8, 251,326 3,004,584 . +24, 668,092: 
RE-EXPORTS. ARM 
Electrical goods, Ko.. 14,655 + 1,138 ＋ 34,002. 
Machinery _ .. 187,206 + 80, 898 + 664,233 


Mexican Trade Openings.—An article in the Finanvier 
gives the views of a leading Mexican merchant on the possibilities 
of trade with Mexico. He states that Germany and the United 
States are busily cultivating that market, which has immense 
potentialities. Thé Republic will shortly be recognised by the 
United Stater, and our trade rivals are laying plans for developing 
business on & large scale in the future. Owing to the vast oil and 
other mineral wealth of Mexico that country will become of- grat. 
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Lead Report.—Messrs. G. A. Cawson & Со., in their 
report dated November 13th say: Final prices are about 30s. 
to 40s. lower as follows: November, £34 10s. to £34 158.; 
December, £34 to £34 58.; January, £33 158. to £34; February 
and March, £33 10s. to £33 15s. Prompt lead is scarce and 
dificult to obtain at £35 to £35 5s. The Board of Trade 
returns just issued show how serious the situation has become. 
Imports for the ten months to the end of October are only 
122,787 tons, against 202,435 tons for the same time last year, 
showing a falling-off in supplies of 79,048 tons. The exports 
show a very large increase, the total of English and foreign 
lead for the ten months being 54,740 tons, against 24,106 
tens last year. These figures combined show a total of 
110,284 tons decrease in supplies for home consumption. It 
is not surprising, therefore, that practically the whole of the 
Government stock of 120,000 tons has disappeared. It also 
goes to show that the general consumption of lead has not 
declined. Even the small quantity still in warehouse is 
being drawn upon almost daily, and stocks will show a further 
decline at the end of the month. Supplies are still coming 
in very slowly, and there seems to be very little lead available. 

The Australian strike is reported settled, but very little 
lead can reach this country for at least four to six months. 


' Trade with Canada.—Mr. F. W. Field, H.M. Trade 


Commissioner in Toronto, who is at present at the Depart- 
ment of Overseas Trade, prepared to interview firms interested 
in the extension of British trade with the Dominion, says: 
There was never a better time for United Kingdom manu- 
facturers to establish or strengthen their trade connections 
in Canada. While there is à temporary lull in demand there, 
this is likely to be of brief duration. Canadian importers are 
anxious to place their orders in the United Kingdom, and 
they can pay cash for most of their requirements. They 
have been compelled during recent years to purchase large 
quantities of merchandise in foreign countries, but there is 
un earnest desire to transfer this trade, as far as possible, 
to the United Kingdom, and to other parts of the British 
Empire. 

It is a mistake for United Kingdom manufacturers to 
believe that Canadian import trade is so largely in the hands 
of foreign countries, that Britisn traders have little oppor- 
tunity to extend business there. Canada is probably a more 
dificult market than are certain others, but it offers con- 
siderable scope for the development of British trade. It is 
necessary, however, to approach the market in the manner 
best suited to local conditions, having in view its geographical 
position, its extended area, and the competition likely to be 
met. The Department of Overseas Trade is in a position to 
advise United Kingdom manufacturers on these matters.“ 


A Memorial Tablet, — On Armistice Day a bronze 
memorial tablet in honour of the 89 men from the English 
Electric Co., Ltd., Siemens’ Works, at Stafford, was dedicated 
by the Bishop of Lichfield, in the presence of 2,500 persons. 
Mr. W. Parker, works manager, presided, and performed the 
unveiling ceremony, and the heads of the various departınents 
were also present. Mr. Parker stated that when war broke 
out the undertaking was given that the dependents should 
be provided with such assistance as would keep them in 
reasonable comfort, and also that those who returned should 
be taken back into the service of the company; 834 men 
went and 520 returned, and the promise þad been fulfilled. 
The tablet, erected in the vestibule of the main ойїсев (and 
paid for by the employés at the works), bears the following 
inscription: "' To the glory of God and in memory of the 
following brave men who gave their lives fighting for the 
cause of liberty in the Great War." "Then follow the names 
of 89 men, giving ranks and regiments. The sounding of the 
Last Post and the '' Réveillé " cóncluded the ceremony. 
Scrolls are being presented to all returned soldiers. 


Cuba as an Electrical Market, — Considering the size 


of the island, 700 miles long by from 22 to 160 miles in width, 
with a population of nearly 24 millions, the number of electric 
lighting stations is not at present large. They are, however, 
now being largely augmented, and it is in connection with 
Ше new plants and their equipment that opportunities for 
the introduction of British. manufactures would be found. 
Importers here say that British electrical goods are well 
appreciated where they have been acquired, апа inasmuch 
as similarly-priced manufactures from the United States are 
frequently several months in transit, and in some cases prove, 
when delivered, to be not according'to specification, there 
should be an excellent opening for the products of other 
nationalities. 

Cuba olfers а particularly attractive field for &mall motors 
suitable for medium-sized factories, of which a considerable 
number have been commenced during the last few months 
when large sums of money had been gained through successful 
sugar speculation and general trade prosperity. The people 
are well accustomed to the use of machinerv as well as to 
the employment of electrical power, while the comparative 
abundance of money (the strictures imposed by the recent 
moratorium are only likely to prove te mporary) has until 
recently enabled purchasers to pav cash for their ac quisitions. 
—Reuter's Trade Service (Habana). 


New French Electrical Companies.— To specialise in the 


© electric equipment of motor vehicles and aircraft L'Equipe- 


ment Electrique de Futeaux has been formed at Paris, with 
a capital of 3,500,000 fr. Its works are at Puteaux, and its 
ойсев at 2 ‚ Avenue Velasquez, Paris. 

The B Electrique Koda has been formed at Paris (128, 
Rue de Faubourg St. Honoré) for the manufacture of electric 
pocket lamps, dry and wet cells, and electric mechanical ap- 
pliances. Its capital is 1,000,000 fr. 

J.. Poulain et Cie has been registered a company at Paris 
(56, Rue de la Glaciére), with a capital of 200,000 fr., for the 
trade in, and manufacture and repair of, electric apparatus. 


With the title of Comptoir d'Electricité Franco-belge has 
been formed a company at Paris (19, Rue d'Athénes), with 
а capital of 100,000 fr., for the purchase and sale of electric 
apparatus. 

The Société Commerciale des Industries Mécaniques has 
been constituted at Paris (3, Rue de Chaillot) to, trade in 
electric, mechanical, and other machines required in agricul- 
ture, aviation, and in chemical products, heating apparatus, 
&c. Its capital is 300,000 fr. 

There has been formed at Boulogne-sur-Seine (17, Rue 
Gambetta) the Compagnie Générale des Appareils Norvelectri- 
ques, with a capital of 1,200,000 fr., for the munufacture, 
purchase, sale, and installation of time measuring apparatus 
of all kinds, and especially the sale or licensing of patents 
for the Moulin-Favre-Bulle electric clocks. 


L’Electricité Appliquée au Spectacle et & la Decoration is 
the name of a company started at Paris (85, Rue Pellaport). 
with a capital of 400,000 fr., to spread the use of electricity 
for decorative purposes. 

There has been formed at Calais (67, Rue de Vic) the 
Société Industrielle d'Appareillage Electrique et Mécanique 
for the manufacture of electric and mechanical apparatus. 
Its capital is 40,000 fr. 

Under the style of Massardo et Cie a company has been 
embodied at Gentill (Seine) (17, Rue Barré) for the manu- 
facture of electric appliances. Capital 80,000 fr. 


At Roubaix (75, Rue Nain) has been established the Société 
Auxiliaire de l'Agriculture et de l'Electricité, with a capital of 
1,500.000 fr., for the promotion of the use of electricity in 
agriculture. 

At La Varenne St. Hilaire (Seine) has been formed a com- 
pany under the style. of C. L. Falconet, Heller et Cie, for 
the manufacture of copper gauze used in electric machine 
construction. Its capital is 180,000 fr. 

Under the style of the Anciens Etablissements Saintville 
has been launched a company at Paris (42, Boulevard de la 
Bastille) whose objects are the production and use of elec- 
tricity for heating and other purposes. Capital 166,400 fr. 


The following increases of capital have been sanctioned: 
Société Industrielle des Telephones, from 15,000,000 to 
36,000,000 fr.; Société Versaillaise d'Electricité et de Tramways 
Electriques, from 3.000.000 to 10,000,000 fr.; Compagnie 
Generale de Télégraphie et de Téléphonie, from 1,500,000 to 
5,000,000 fr.; Les Fabricants Electriques, from 500,000 to 
1,100,000 fr. ; the last two increases have been just realised. 


Ап abno aiy meeting of Ше Energie Industrielle, held 
on October 18th, has given its approval to the schemes of 
amalgamation arranged with the Société Francaise d'Exploita- 
tion Electrique and the Soci^té Electrique de l'Orléannais, 
and appointed MM. Lanier and Fourrier to make a valua- 
tion of those companies’ assets. It is proposed to ex- 
change one share in the Energie Industrielle for two shares 
of the amalgamated companies, 279 shares being thus appor- 
tioned to the former, and 1.181 shares to the latter company. 
The capital of the Energie Industrielle will, therefore, be 
raised to 20,000.000 fr., divided into 200,000 shares of 100 fr. 
each. A very satisfactory account of this company's various 
operations, especially in Madagascar, was given. 


British Trade Mark Applications. — Appended is a 
summary of the recent applications for British trade marks 
in respect of goods associated with the electrical industries 
and trades :— 

Astra, No. 404,942, Class 6.—Electrical machinery and parts. 
Astra Dynamo Co., 110, Victoria Street, Westminster, 8 
June 7th, 1920. 

D NS No. 407,221, Class 5.—Electrolytic copper. Nichols 
Copper Co., 25. Broad Street, New York. August 24th, 1920. 

Magnet, No. 406,073, Class 18.— Electric heating and cook- 
ing apparatus. General Electric Co. Ltd., 67, Queen Victoria 
Street, London. E.C. July 14th, 1990. 

W. J. Electric Tools (lettering combined with design), No. 
404.355, Class 6.—Electric tools. White, Jacob- & Co., Ltd., 
48-56, Bayharn Place, Camden Town, N.W. May 915%, 1920. 

Memeo, No. 404.803, Class 13.—Electric switches, fuses, and 
cut-outs. Midland Electric Manufacturing Co.. Ltd., Stafford 
Works, Barford Street. Birmingham. June 3rd, 1990. 

Hilstan, No. 404.024, Class 18.— Electric lighting sets for 
motor cycles, Kc. Stanley С. Muir, 27, Melrose Gardens, 
Hammersmith, W. Mav 11th, 1990. 

Apex, No. 401.508, Class 6.—Pumps, dynamos, dynamo 
brushes, and electromotors. W. J. Geoderidge, Colmore 
House, 21, Waterloo Street, Birmingham. August 5th, 1920. 
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Electrical Power. Station Engineers’ Salaries.—We 
have received from the of the Electrical Power 
Engineers’ Association a copy of a letter, dated November 13th, 
regarding the conditions of employment and schedule of salaries 
for technical staffs in electrioity undertakings, which has been 
sent to all electricity supply undertakings of 1,000 Kw. and upwards 
in the United Kingdom, in which the National Executive Council 
points out that, as а result of the most unsatisfactory treatment 
which the members of the technical staffs have received at the 
hands of so many electricity undertakings, a serious situation has 
arisen which may have very disastrous consequences to the industry. 
The letter explains that on February 18th, 1919, an arbitration was 
held in London as a result of а claim made by the E. P. E. A. upon 
electricity undertakings throughout the kingdom for а war bonus 
for the technical staffs. The award, known as the No. 9,281 
Award, conceding a bonus of 20 per cent., plus £90, wai given on 
February 27th by Mr. W. H. Stoker, K.C., who acted as arbitrator. 
Embodied in the terms of the award was a recommendation tbat 
the bonus should be operative until a certain date, which was to be 
mutually agreed upon, and that in the meantime both parties were 
to meet and proceed to settle basic rates of remuneration for the 
various grades. In order to facilitate these negotiations, and in 
conformity with the advice given by the Ministry of Labour, it 
was decided to form a Whitley Council for the staffs in the elec- 
tricity supply industry. This Counoil came into being on December 
12th, 1919, with the title of the National Joint Board of Employers 
and Members of Staffs (Electricity Supply Industry), and was 
formally approved by the Ministry of Labour as being the com- 
petent body to deal with all questions affecting the members of the 
technical staffs in the electricity supply industry. It represents on 
the employers’ side through their respective associations —such as 
the I.M.E.A.—all the various undertakings, both municipal and 
company—and on the employés’ side the members of the staffs 
through their respective associations—such,as the E.P.E.A. 
Immediately after its formation, the board appointed a committee 
to negotiate conditions of emp'oyment and schedule of salaries for 
the technical staffs. The negotiations were completed, and a 
schedule of salaries was approved in May, 1920, by the National 
Joint Board. This schedule was issued by the National Joint 
Board as an agreed claim on all statutory electricity undertakings 
of over 1,000 Kw. capacity on May 21st, 1920, with the reoom- 
mendation that it should be put into operation from June 18. 
Several official communications on the matter have also been sent 
since that date to all the undertakings, both from the National Joint 
Board and from the constituent Associations represented on that 
Board; further, the oonstituent Associations have on several 
occasions urged their members to accept tht findings of the Board. 

It is now nearly six months since the schedule was snbmitted to 
the undertakings and a claim made for its adoption, but up to the 
present only а small proportion of such undertakings have adopted 
the conditions of employment and schedule of salaries. The 
members of the Association are extremely disappointed with the 
treatment meted out to them, and the extent of their dissatisfaction 
is evidenced by the fact that 84 per cent. of the total membership 
of the Association has, by a ballot vote, empowered the N.E.C. to 
take whatever action it considers necessary to enforce the aloption 
of the schedule. The N.E О. has considered the matter in all ita 
aspects, and has decided that if the conditions of employment and 
schedule of salaries are not adopted in their entirety by all under- 
takings concerned by November 27th, 1920, they will be compelled 
to withdraw the services of the whole membership in the electricity 
nadertakings covered by the schedule, on November 30th, 1920. 

We have also received а letter signed by Alderman W. Walker, 
chairman of the National Joint Board of Employers and Members 
of Staffs (Electricity Supply Industry), and dated November 15th, 
and headed Orisis in Electric Supply Industry." It refers to the 
foregoing letter, and states that at а meeting of the National Joint 
Board held at the Ministry of Labour on November 13th, the 
position was fully discussed, and at the special request of the 
employers’ side, the Electrical Power Engineers’ Association agreed 
to alter the dates given in the notioe to December 11th and 14th 
respectively. The object of this postponement is to enable the 
omployers' representatives to communicate with every eleo'ricity 
supply undertaking to avert the possibility of a national stoppage 
with all its consequences, by adopting the schedule which has been 
agreed by representatives of every section of the industry. We 
refer to this matter in our leading oolunins. 


Book Notices, —'* Cardiff as a Commercial and Industrial 
Centre" (273 pp.)—This illustrated handbook is divided into 
sections dealing with various phases of the city's business life, and 
it gives details of the municipal undertakings. A оору of the guide 
may be obtained post free from the Development Agent, City Hall, 
Uardiff, by any manufacturer or trader. 

" Punch's Almanack” for 1921. Pp. xlvi + 28 and coloured 
supplement. London: Bradbury, Agnew & Co. Price 18. net.— 
The incomparable art and humour of the venerable, yet sprightly, 
Mr. Punch remains at its constant high level. А ridioulously 
amusing story is contributed by Mr. A. A. Milne. 

“Cheap Steam.” Vol. IV. No. 6 (16 pp). Published by 
Ed. Bennis & Co., Little Hulton, Bolton. Price 18. post free.— The 
November issue contains an article on The Comparative Reliability 
of Engines" by Edward Ingham, A. M. I. Mech. E.; A Modern 
Colliery " (illustrated), &c. 

New Belgian Company.—La Société Electro-Moteur is 
the name of a new company which has jast been formed at Kiel, 


Antwerp (237, Ohaussóe Saint Bernard), with a capital of 
1,200,000 fr. to manufacture dynamos, electric motors,. electric 


, 


Institute of Cost and Works Acconatants.—The first 
of a series of lectures, arranged by the Institute, will be held on 
Wednesday, December Ist, at the Institute of Chartered Patent 
Agents, Staple Inn Buildings, Holborn, W.C., at 7 p.m. The 
lecture will be given by Mr. F. W. Pitt, on " The Influence of 
Production Costs on Designing.” Admission is by ticket only, 
which may be obtained from the Secretary. 


Wharf Cranes, &c.—The Department of Overseas Trade 
informs us that the Board of Harbour Commissioners, Vancouver, 
desires detailed information from United Kingdom manufacturers 
of mechanical equipment for loading and unloading vessels at the 
wharf side. Firms interested should write to Colonel G. H. Kirk- 
patrick, Chairman, Board of Harbour Commissioners, Vancouver, 
B.C., enclosing catalogues and full particulars as to prices, dates 
of delivery, &o. 


Time Switches.—The Department of Overseas Trade has 
received an application from a firm in Winnipeg to be placed in 
toush with United Kingdom manufacturers of time switches for 
operating eleotrical signs. Quotations by cable, if possible, for the 
following quantities :—30 for 30 amperes, and 50 for 60 am ; 
both at 250 volts. British firms may obtain the name and 
of the firm from the Department. 


For Sale.— Blackpool Corporation Electricity Department 
has for disposal the complete plant of the late Bispham Urban 
District Council Eleotrioity Works, comprising three gas- producer 
plants, with three D.C. generators, switchboards, &c. For particulars, 
see our advertisement pages to-day. 


German Industry. — German industry has recently 
received some very large orders from abroad. Speaking at & 
conference at Dresden, Herr Kraemer, head of the Saxon Coal 
Distribution Department, according to the Daily Chronicle, said 
that Russia and Poland alone had ordered many millions of marks' 
worth of goods, payment for which accompanied the placing of the 
order. Chemnitz firms һай received o from abroad to the 
extent of 77,000,000 marks (nominally $3,850,000). Wittgensdorf, 
near Chemnits, was only prevented by lack of coal from com- 
pleting orders valned at many million marks, which had recently 
been received from England. At Falkenstein Messrs. Siemens 
were planning the erection of a large factory equipped with the 
most modern machinery. Scarcity of coal, however, Herr Kraemer 
said, was proving a serious drawback in completing big orders. 
He had entered into direct negotiations with the coal miners of the 
nearest coalfield—dealings with the Berlin Government being 
worse than useless—and he was glad tosay he had found them 
inclined to inorease the output by working longer hours. 


Swiss Electrical Industry.— The Swiss electrical industry 
appears to be very successful in maintaining its position in Spain. 
A Swiss concern has recently obtained an order from the Sociedad 
Productora de Fuerzas Motri»es, a branch of the Energia Eléctrica 
de Cataluna, for two complete hydro-electrio installations for the 
stations the company has under construction.—Reuter's Tr. id 
Service (Madrid). 


Trade with China.—At a recent conference of British 
Chambers of Commer æ in China and Hong-Kong, resolutions were 
passed recommending affiliation with the Association of Ohambers 
of Commerce of Great Britain, and recording anxiety to co-operate 
to the fullest and most practical extent with the manufacturers of 
Great Britain in the advancement of the Empire's trade. 

Mr. H. H. Fox, O. M. G., His Majesty's Commercial Oounsellor from 
Shanghai, has now completed his tour of the industrial centres 
of the United Kingdom, and, pending his return to China in the 
first week of December, will be at the Department of Overseas 
Trade, London, at the service of any firms or individuals who 
may care to consult him on the subject of trade with China. 


For Sale,—Llangollen and District Electric Light and 
Power Co., Ltd., invites offers for one 12 ft. x 6 ft. boiler, also 
one Howden's steam engine direct-coupled to a Crompton 220/240- 
volt dynamo, For particulars see our advertisement pages to-day. 


LIGHTING AND POWER NOTES. 


Australia.—SypNEy.—YxAR's Workina.—The report 
on the Sydney Municipal Electricity Depertment states that the 
total revenue for the year ended December, 1919, was £601,000, 
while working expenses amounted to £364,000. Of the gross 
balance of £337,000, capital charges, &c., absorbed £218,000, leaving 
a net profit of £18,900. 

New SouTH WALES.—Notifloation has been given by the Glen 
Innes Municipal Council of its intention to borrow a sum of 
£14,00) to provide for the town electric lighting scheme. The 
plant proposed will include three suction gas engines of 85 H.P. 
each and three 60-KW. generators, — Tenders. 


Accrington.— YEaR’s WonkKriNG.—The total revenue for 
the year ended March 31st last, was £54,084, as against £43,097 
for the previous year. The gross expenditure amounted to £43,369 
(£33,422), leaving a gross profit of 210,715 (39.675). The 
payment of capital charges resulted in a net loss of £989, which is 
an improvement on the deficit of £1,698 in 1918-19. 
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_Batley.—Yrar’s WonkrNa.—The abstract of accounts 
of the Corporation for the year ended March 31st last, issued last 
week, shows that there is a net loss on the electricity undertaking 
of £325 for the year, though there was a gross profit of £4,650. 
The loss is caused by interest on loans and sinking fund instal- 
ments. The loss, added to the deficiency at the end of the previous 
year, makes a total deficit to date of £4,176. For the past four 


years there has been a loss; the past year, however, showed an 
improvement on the previous year. 


* 


\ 


Buenos Aires.— WATER POWER.— A report prepared by 
the Minister of Publio Works demonstrates the possibility of 
utilising the oataracts of Iguazu for the production of power. The 
cataracts. would furnish 230, 000 H.P., which would provide an 
average of 100,000 Kw. for use in Buenos Aires, It is proposed to 
submit the project, whioh originated with the Minister Senor 
Pueyrredon, to adjudication, open to the whole world.— Reuter 
Trade Service (Buenos Aires). ZEE Ct M. 


Clacton-on-Sea.— Loans SANCTIONED. — The Urban 
District Council has received sanction to the loan of £9,670 for a 
new Diesel generating plant, and £858 in respect of excess expen- 
diture on the present plant. EG : 


Continental.—BeLcium.—The Compagnie d’Electricité 
de la Dendre, of Brussels, in its report for the year ending June 
30th last, states that owing to delays in delivery of the material 
ordered, it has only been able to maintain a supply to its clients by 
means of small temporary generating stations. The first 2,C00-Kw. 
set at the permanent station has, however, now been started; the 
second is in course of installation, while the company has been able 
to purchase a 6,000-Kw. set for immediate delivery so that by the 
end of the year the permanent plant will have a capacity of 
9,000 Kw. The company’s distribution system comprises 47 miles 
of underground, and 66 miles of overhead cable working at 6,000 
and 15,000 volts, The company is supplying energy to 25 small 
towns and villages, with a total of 7,950 customers ; contracts 
have, however, been completed for the supply of electricity to 
16 more districts which are all expected to be connected up during 
the course of the current financial year. 

RUssIA.— Near Moscow are enormous deposits of peat waiting 
to be exploited. Already, before the war, an attempt was made 
to utilise this fuel on the spot, and in 1912 the first district 
electrio power station, fired with peat, was erected to supply the 
needs of industry in the neighbourhood of Moscow. ` 

Ekonomicheskaya Zhizn, of July 29th, is entirely devoted to the 
subject of an experimental electric power station which has been 
built near the Shatura bog, about 80 miles from Moscow, on the 
Lyubertsi-Arzamas Railway,and which began working on July 25th. 
For the preeent this station will serve as an auxiliary to the 
Moscow supply, and if the experiment proves successful a 
40,000-Kw. power station is to be built in the neighbourhood to 
provide for the needs of the districts around Moscow by means of 
a 115,000-volt transmission cable. The Shatura bog and that of 
Petrov-Kobelev had deposits sufficient to provide for an annual 
supply of electrical energy amounting to 100 million KW.-hours for 
about 100years. An important item in the experiment is the use 
of marine boilers taken out of torpedo boats, for of such there are 
plenty ready to hand, but it is difficult to obtain new boilers from 
abroad, or to construct them in the country.— Economic Review, 


GERMANY.—The Burgomaster of Berlin having addressed an 
ultimatum to the strikers at the electricity works, calling on them 
to resume work on penalty of dismissal, & ballot was taken on 
November 11th amongst the strikers which is stated to have given 
a majority in favour of resumption, and the Berlin City authorities 


announce that work has begun again in all the establishments 
involved.— Reuter’s Trade Service (Berlin), " 


Huddersfield. — New — Tunso-GENERATOR. — The new 
6,000-Kw. turbo-generator tet was recently put into commission, 
It is a 6,600- volt, three-phase set, running at 3,0C0 R. P. M., made Ly 
the English Electric Co., Ltd. The condensing plant, supplied by 
Messrs. Mirrlees, Wataon & Co., Ltd., is capable of dealing with half a 


million gallons per hour. The new boilers have an output of 
45,000 1b. of steam per hour. 


Liverpool,—NEw Station.—It ів hoped to complete, 
by the end of the year, the new installations at Lister Drive power 
station. These installations are, it ia claimed, far ahead of those 
in use at any other electrical power station in the country. Mr. 
F. C. Wilson, who, as chairman of the Tramways Committee, is 
particularly interested in the municipal electrical supply, has come 
back from a visit to the United States in the belief that there, too, 
they have nothing better in this line, although their power stations 


in some cases are very much larger.— Lirerpool Daily Post and 
Mercury. 


-London,— The electric light in the House of Lords failed 
on Monday, owing, it is thought, to fusing of the wires, which 
oould not be traced. The Law Lords adjourned for а long luncheon 
interval in order that temporary lighting arrangements might be 
made. | 

STOKE NEWINGTON.— Mr. С. Н, Wordingham, C.B.E., haa 
submitted в report upon the proposed extension of plant and 
mains at the electricity works. The first stage recommended is 
the installation of & 500-Kw. rotary converter and switchgear, as 
well as mains extensions, at an estimated cost of £30,000, The 


scrapping of the existing storage battery and the substitution of a 
night shift ig advised, 


STEPNEY.—The accounts of the Corporation electricity under- 
taking for the year ended March 31st, 1920, show a total revenue of 
£205,156, as compared with £175,885 for the previous | 
Working expenses amounted to £139,421, against £110,154, leaving 
& gross profit of £65,736 (£60,681). After payment of capital 
charges the result was a net profit of £23.376 (£22,215). The 
number of units generated rose from 28 811,770 to 30,836,840. 


Mosley Common.— Frrz.—About 400 -miners жеге 
unable to go to work on the 15th inst. at the Mosley Common pit 
on account of the central power station having been burnt down. 


Nelson,—ExTENsIONS.— The Council is committed to 


heavy expenditure on such schemes as additions to electricel 
plant, &c., the estimated cost being £750,000. s - 


New  Zealand.— WATER PowER.— The Southland 
Electric Power Board is energetically pushing forward its hydro- 
electric works. The preliminary work connected with the system 
is proceeding at first for а plant giving 8,000 H.P., with a distri- 
bution over 1,700 miles, and a reticulation of 3,000 aq. miles. T 
greater part of the third pipe line for the Lake Coleridge station 
has arrived in Auckland; itis 3 mile in length, with а diameter 
of 52 in., and is from 1 to ;- in. thick. It is made of British steel 
plate, rolled, drilled, and curved before shipment; it will be 
riveted on the site. The additional machinery for the Lake Cole- 
ridge plant is already on site, and will be used as soon as the new 
pipe line is ready. It will provide 4000 H.P., equivalent to 
3,000 Kw., which will increase the capacity of the Lake Coleridge 
station to 12, 000 H.P., but the new equipment will do little more 
than ease the present overload, and serve as a standby. Tenders 
have been accepted for the final unit of 4,0С0 H.P. to complete the 
original 16,000 Н.Р. for which the station was designed. Tenders 
are yet to be called for the fourth pipe line. Reuter 4 Trade Service 
(Melbourne). 


Nottingham,—N&w Power Sration.—No time is being 
lost in preliminary arrangementa for the ereotion of the new super- 
station, the Corporation's scheme having now received the sanction 
of the Eleotricity Commissioners to the exclusion of the Notts. and 
Derbyshire Co.'s application for authority to exercise powers of 
supply within the municipal area. The approximate cost of the 
first stage of the project is £850,000, the total estimated expendi- 
ture being set down at £1,250,0C0. Preparation of the detailed 
plans is now being effeeted by Mr. J. Н. Rider, the Corporation's 
electrical expert. 


Peterborough.-—Loan SANCTIONED.—The Town Council 


has received sanction to borrow £52 890 for electricity extension 
purposes. 


Plymouth.—FiNANCIAL RETURN&.—AÀ return by the 
borough treasurer shows that during the past 21 years there has 
been a net profit of £40,671 on the electricity undertaking, the 
net value of which is £220 931, 

South Africa, —PowER FROM WASTE GaASES.— The 
Dundee Coal Co. proposes, in connection with its Waschbank 
by-product plant, to utilice waste gases in the generation of elec- 
tricity for transmiesion to the Burnside colliery—a distance of 
10 miles, 

BLOEMFONTEIN EXTENSIONS.—Àt a meeting of Bloemfontein 
ratepayera, the Town Council was authorised to raise a loan of 
£50,000 for the purpose of extending the electric power system. 
Experts had recommended the erection of a new power station at 
an estimated cost of £150,000, but, in view of the present aate of 
the financial market, it was not thought advisable to proceed with 
the big scheme immediately, and two stop-gap schemes were put 
forward. The first of these was calculated to cost £15,500, of 
which £10,0C0 would be lost in moving to a new station at the 
expiration of three years. The second scheme, which the Town 
Council recommended for the approval of the ratepayers, was eati- 
mated at a cost of £30,000, to last for five years, at the end of 
which £18,000 would be lost on moving to the new station. It 
was also estimated that after five years of working, the second 
scheme would show a loss of £5,000 lesa than the first scheme and 
would also provide more reserve power for use when neoessary.— 
S.A. Mining and Engineering Journal, 


Walsall.— LoAN.— Application is to be made to the 
Electricity Commissioners for sanction to borrow a sum not 
exceeding £32,000 for four E.H.T. feeders (£20,000) and switchgear 
(£12,000) required to meet the anticipated demand for eleotricity 
during the ensuing three years. | 

The Electricity Committee is to raise no objection to the 
inclusion of Walsall in the proposed new North-West Midlands 
Electricity District, and is to renew the representations made two 
years ago in favour of the linking-up of generating stations in South 
Staffordshire. 

The Electricity Commissioners having consented to the com- 
pletion of the Birchilla generating station, the Committee has 
authorised the obtaining of tenders for the remainder of the plant 
required. 

pup PoLICE LAMPs.— The Watch Committee recom- 
mends that 50 electric polioe service lampa be purchased, at a cost 
not exceeding £55. 


Whitehaven,— LoANS. — The Town Council has applied 


for loans. of £2,500 for new condensing plant, and £4,000 for 
meters for four years. 
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Vork. —ELOrRICOIA XS“ WAGRS.—A conference ^ on Ше 
working conditions and rates of pay obtaining in the electrical 
trades has been concluded. The terms offered by the employera 
were :—Time and a-third for night shift, time and a-half for over- 
time up to midnight, with double time after, and an out-of-town 
allowance of 4s. 3d. per day. Representativas were present of the 
National Federated Electrical Association and the Electrical 
Trades Union, but the Electrical Contractors’ Association of.. Scot- 
land was not represented. An agreement was reached. with regard 
to educational facilities for apprentices, but the settlement of the 
rates of pay for apprentices was deferred. The men's representa- 
tives declared themselves unable to confidently recommend the 
night shift and out-of-town allowances, but ultimately Me to 
submit the proposals for branch consideration. 


TRAMWAY AND RAILWAY. NOTES. 


- Bradford.--Year’ в WORKING —The p report on 
the Corporation tramways, for the year ended March 318 last, 
shows that the total receipts were £608,991, as against £494.246 
in the previous period. The total of working expenses was 
£501,534, compared with £375 074, leaving a gross balance of 
8107, 487 (8119,172). The payment of capital oharges left a net 
profit of £44,838. Last year’ в profit was £60,826." 


‚ Brazil. — RAILWAY ELECTRIFICATION, — - The Senate 
Finance Committee has reported favourably on the question of 
a credit of 60,000 contos for the electrification of the Brazilian 
Central Reilwey. Heuler & Trade Service. (Rio de Janeiro). 


. Continental, — SPAIN. — According to * A. B. C.,“ the 
Norte Оо. has a project for the electrification of the railway line 
from Barcelona to Tarrasa. The work will be put in hand at the 
beginning of next year, and will be terminated, it is hoped, in 
1933. Farther plans under consideration relate to the electrifica- 
tion of the line as far as Saragossa.—Reuter's Trade Serrice 


Lancashire.—W AGEs DURING - STRIKE.—The ` onrtail- 
ment of tramway services during the miners’ coal strike has led to 
several disputes with the tramway employés in Lancashire. The 
employés of the Ashton Corporation and the Stalybridge Joint 
Board struck work on Saturday, on the refusal of the authorities to 
grant the men's demand, presented on 24 hours’ notice, that they 
should be paid for short time during the miners’ strike. Some 400 
men are " out," and the dispute affects the whole of Ashton, Staly- 
bridge, Dukinfield, Mossley, and Hyde, with a population of a 
quarter of a million. A similar dispute at Burnley was averted at 
the eleventh hour by the men accepting the Corporation's terms. 
They demanded a full week's pay from the day the miners’ ballot 
settled the coal trouble, but have accepted the Corporation’s terms, 
which meant a loss of only six hours. Manchester avoided any 
drastic action by conceding the employés’ demands. 


London, — ELECTRIC VEHICLES. — The Shoreditch 
Highways Committee recommends the Council to authorise the 
purchase of two Orwell electric dust collecting vehicles at a cost of 
£1,750 each. 

PROJECTED TUBE RAILWAY.—Mr. H. J. Backland, general 
manager of the Crystal Palace, in acknowledging a presentation 
made by the chief exhibitors in the Oil Section of the recent 
Viotory Exhibition, mentioned that the exhibition was visited by 
1,175,564 persons. The Crystal Palace was now Government 
property, тап asa semi-Government undertaking, without any funds 
or any subeidy. But the exhibition bai been so successful that 
they had now got some funds, and he looked forward to the future 
of the Palace with optimism, especially in view of the projected 
tube railway to Sydenham Hill. The tube would ran from 
F,nebury Park, through the Strand, to Dulwich and the Palace. 
The Bill would probably receive the Royal Assent next May or 
June, and the cost of the undertaking would be about £11,000,000, 
of which £7,000,000 was already assured. The other 84, 000 000 
would be offered to the publio.— The Times. ` 

BREAKDOWN. —Owing toa breakdown at a power station, the 
Metropolitan Electric Tramways were held up for about 15 minutes 
in the Highgate district early on Monday. 


"Potteries,—STRIKE.—The tramway . ‚ employés struck 
work оп November 8th, and no tramway oars or omnibuses have 
run in the district since the Sunday night. The dispute arose out 
of the. restricted service in operation during the coal strike. .When 
the agreement guaranteeing a 48-hours week or equivalent pay was 
suspended on November 6th, the Stoke-on-Trent branch of the 
United Vehicle Workers’. Association demanded its reinstatement. 
The Potteries Electric Traction Co. stated that if it complied, it 
must suspend some of the men more recently engaged until traffic 
again became normal. The Union refused to agree, and, without 
consulting the parent association, called a strike ou the morning of 
November 8th. A prolonged conference between the Potteries 


Electric Traction Co. and representatives of the men, at which © 


Mr. F. 8. Jackson (of the Ministry of Labour) was present, ended 
is deadlock. The men resumed work on November 13th. The 
Potteries Etectric Traction Co. has consented to the reinstatement 
of the agreement guaranteeing a 48-hours week or equivalent pay, 
and &g?eéd that there should be no reductions in the staff without 
consultation with the union representatives. Daily Telegraph. 


Stretford.—LoAN.—Applioetion.is to be mads to the 
Ministry of Health Ifor ‘loans amounting to £64,000 for tramway 
extensions. This provides for the doubling of the. single line, and 
a new double line along Seymour Grove, with a vonnecting line 
along Talbot Road. The new lines will extend about a mile. 


‘Sanderland:—Increasep FARES.—IU has been decided 
to take the following steps :—To inorease the fare from 2d, to 3d. 
on special cars between the Towu Hall aud Roker Park Football 
Ground; to extend the service from :10.30- to 10.46 p.m. on week- 
days; to double the present single line of tramway between Side 
Cliff Road and Browne Road, in Falwell. „at a coat of 81.261; 
and to make an additional entrance to the Wheat Sheaf depot by 
laying a double line ria Dundas Street, at an approximate. cost. af 
£ 2,550. 

Waaes.—For the past six month the undertaking has } вер. тап 
at а loss of £939, the total revenue being £83,000. The traffic 
employés have askéd for an advance of 12s, per week i in wages, 
which, if granted, will mean s farther expenditure of £12 ,000 s а year. 


Wage Demands.—INOREASED- FagE8.—In the: report 
of the National Joint. Industrial Council for the -Tramway 
Industry issued on the 13th st, in connection with "the 
demand of 47,278 -employés of 81 municipal authorities ^ for 
an increase of wages, as from October 15th, of 128: per "week 
for adults, and. 6s, for youths under 18 years of ae; the on- 
clusion oome to is that if the tramway industry is to be saved 
from financial disaster, fares- must inevitably: be increased. The 
application was first heard three weeks ago, when the company 
representatives retired, declaring their inability. to eoneede-an 
advance. The municipal authorities proposed an adjournment to 
permit of an inquiry (resulting.in the above report) on the-relation 
of increased wazea aud bonuses to the inoreased costs of. living, 
and the effect of increased fares on the financial conditions ef-the 
undertakings. As a whole the industry was carried on at a dead 
loss of at least £1,555,859 during the last financial year; aud the 
present demand of the employés would involve a further cbarge of, 
approximately, $1,481,100 per annum. Pd aate 

On October lat when the cost of. living had inoreased vy 164. per 
cent. over the 1914. flgures, the percentage. increases in wages 
were: Drivers, 132; oonductots, 147; car repairers, 140; aud баг 
oleaners, 163. Mr. i Cliff, joint. seoretary for the Trade: Unions, 
says that with the reduction of working hours from 60. bo 48 bhe 
increase in the hourly rate of wages has not increased the.number 
of shillings earned. In fact, outside the London ares, it hasimeant 
a reduction in weekly wage. Оп the side of the municipalities, Ит. 
Beckett says that in spite of the 20 p. cent. reduction in work, 
the wages in many cases have gone up by 25 per cent. on both bag 
aud Fonus rates. While 47 undertakings earned not more thau 114. 
per car-mile in 1913-14, 61 earned not less than 18d. In 1919-20. 
In September and October this year no undertaking earned less 
than 15}d. а mile, and only 17 out of the 81 earned less than 20d. 
The present application for increased wages, if gtanted, would бой 
an extra £1,481,100, or 1:594. per car-mile; aud an the annual loss 
now amounts to 83, 310, 753, the loss in 1920-21 on 223,825 536 car- 
miles would be £4, 793, 597. This is а serious problem ff the tram- 
way industry is. to be save from financial isaster. At present 
the actual revenue of the whole industry falls short of éxpenditure 
by 3°65d. for every car-mile. With the extra wages it would be 
5 14d., or 48, 8d. loss on every £1 of traffic receipts- “ This," says 
the report, "is а condition under whioh no industry can survive," 
Twenty-five out of 98 local authorities owning tramways have 
applied for orders to increase fares. 

An official statement has also been issued by tlie Conferénoe of 
Tramway and Light Railway Companies, all of which declined to 
teke part in the investigation, which puta the case for the compeny 
undertakings and shows. that tramway companies:are.in àn-even 
more difficult position than the municipal: undertakings, as they 
are unable to call upon the rates to make up their trading loseés. 
So much time has been occupied by the Ministry of "Transport In 
considering data put before it, that even to-day many companies 
have not yet received permission to bring any increase of fards:into 
force; but ever since March the inoreased wages have been paid. 
Taking the tramway industry asa whole, the financial position is 
worse to-day than it was when the Tramways (Tamporary Increases 
of Charges) Act, 1920, was passed, relaxing the statutory restriction 
of fares to enable higher wages to be paid. The present demand is 
being pressed at a time when the companies have not been able to 
adjust their revenues to the scale of wages which vas put in 
operation last March. Even when that adjustment is completed, it 
will take a long period to make good the excess of expenses which 
has accumulated since that date. Further, there are signs that the 
economio limit of fares ія being ‘approached, if it. has not already 
been reached in many cases, and. some relief from the одеговв 
legislative conditions, in any case, is imperatively required, The 
time has come when it has to be „ыш ther tram way. upder- 
takings shall be carried on as commercial enterprises and :bo,se}f- 
supporting, or whether they shall depend upon subsidies from one 
source or another, Municipal undertakings are in a. position. to 
meet the sitnation by a subsidy from the rates. - Company. uijder- 
takings have no such remedy, so they are unable fo n 1 any 
further increase in wages which the exhaustive inquiry nj vier 
March showed to be financially impossible, Whereas ёл emp 
earned, on an average, fd. per hour in 1914, he ig now earning 
about 1s, ба, an hour, without overtime. This is a greater per- 
oentage advance than the percentage increase in the cost ot 
living as shown by the index figure published by the M | 
of Labour. A tramway company spends to-day on labour some- 
thing like - £300 per annum for, every £100 Per- annum spent in 
1914, m 
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_ TELEGRAPH AND TELEPHONE NOTES. 


 Anglo-German Cable Communication.—It is Semi- officially 
stated in Berlin that hitherto only three of the six telegraph 
cables between Emden and the English coast which were 
damaged during the war have been reopened to traffic, but 
a fourth cable has now been put in order by British and 
German ships. Repairs on the other two cables will take 
some time to complete. It is expected that telegraphic com- 
munication with England will be substantially improved by 


the restoration of the fourth cable.—Reuter’s Trade Service 
(Berlin). 

The Conference on international communications now sit- 
tng at Washington, U.S.A., is approaching the end of its 
labours. According to the Daily Tl'eiegraph, the main point in 


the American contention concerning France and Britain was 


that the two cables formerly joining up America and Germany 
which had been landed by the British at Penzance and Halifax, 
and by the French at Brest, shall be re-established in their 
furmer positions, and be used again in order to secure direct 
communication between the States and Germany. The British 
Government has just decided to give way to the American 
pressure, provided the ownership of the cable continues to be 
British. 1t is very likely that France will have to adopt a 
similar attitude for the Brest-New York cable. 


Australia.—TeLerHONE EXTENSIONS.—AÀ sum of £380,460 is 
to be expended in 1920-21 on the improvement of the 
telephone und telegraph services in New South Wales, allotted 
as follows: Telegraphs, £9,460; telephones, £117,000; new 
trunk lines, £30,000; switchboards, 439,00; cable and con- 
duits, £183,000; and miscellaneous, £2,000. In addition, ten- 
ders for further materials are to be accepted and paid for 
this year, and other tenders are to be invited and paid for 
in 1921-22 up to a total of 4500, 000. This year £43,000 has 
already been expended by commitments; the estimated cost 
of providing additional switchboards at the new automatic 
exchange in Sydney is £31,784, and £3,750 has been provided 
for increasing the country service, which will enable 15 lines 
to be erected; 25 others have been approved, and material is 
to be obtained. АП essential materials can be procured if 
funds are provided, but deliveries are subject to delay. 

The increase of 3d. on general telegraph rates and a pro- 
portionate increase on Press message rates is expected to 
bring in a revenue of £184,000. 'The 93 per cent. increase, 
with exemptions for country districts, on telephone rates is 
expected to result in £275,000 extra revenue. 

WIRELESS TELEPHONY.—The use of wireless telephony for 
communication with remote districts is being experimented 
with by the Postal Department. If the experiments justify 
it, the P.M.G. hopes in the near future to establish a wireless- 
telephone service for residents in remote places where land 
line communication would be prohibitively costly. He points 
out, however, that the use of wireless telegraphy, which is 
developed to a greater degree than wireless telephony, for 
commercial purposes, offers more satisfactory conditions as 
regards skilled attendance, cost, and facility of operation, and 
he has already approved of licences being granted for the 
erection of such stations in the Northern Territory and remote 
parts of Queensland and South Australia. They will be in 
communication with existing Commonwealth radio stations. 


British Cables.—The British Isles were entirely cut off 
from the rest of the world during the two minutes' silence 
on the morning of November IIth, all telegraph cables being 
released from traffic. 


Dutch East Indies.—New CasLE.—The Dutch Government 
has placed an order with the Norddeutsche See Kabelwerke 
for from 1,500 to 2,000 sea miles of cable, destined to establish 
telegraphic communication among the islands cf the Dutch 
East Indies. The important contract will keep the above- 
mentioned works busy for a considerable time. The gutta 
percha used in the manufacture of the cables comes principally 
from the Dutch colonies. The two cable ships formerly used 
by Germany have, by the terms of the Peace Treaty, been 
delivered to the Allies. One is in the possession of England 
and the other of Italy. They will be definitely disposed of 
at the International Communications Conference at present 
un Ru. at Washington. In the circumstances the cables 
will be laid by a large German freight boat, converted for the 


purpose into a cable ship, and which will proceed to the Dutch 


East Indies at the beginning of next year.—Financier. 


France.— NEW WIRELESS STATION.—The French wireless 
station of Croix d' Hins. whose construction was begun in 
1917 for the use of the American Expeditionary Force, has 
just made its first transmission trials. This post is 9З km. 
south of Bordeaux, and consists of an antenna of 90, 40/10- 
wires, 1,500 metres long, covering an area of nearly 70 hectares. 
The antenna is supported on eight metal standards, forming 
a triangular pyramid, having 60 metre sides at its foot and 
being 250 metres high, spaced 400 metres apart. The genera- 
tors have a power of 1,000 Kw., feeding an arc and a high-fre- 
quency alternator. The length of the wave is 20,000 metres, 


Sweden.—TELEPHONE CHARGES.—The increased telephone 
fees recently imposed have aroused indignation all over the 
country. According to the Financier, before the State Tele- 
graph Department bought the Allmanna Telefonbolaget, its 
only competitor, it tried to keep the fees low, but no sooner 
had it bought the company than its policy was changed. 


Switzerland.—LeaGcue or Nations’ WIRELESS STATION.—The 
Geneva wireless station, by means of which Journalists attend- 


ing the Conference of the League of Nations are securing a 


rapid distribution of their messages, is situated on the Ше! 
Aur plateau at Chene Bourg, about three miles south of the 
city, and at an elevation ot about 1, 400 ft. ‘Lhe station em- 
bodies all the latest developments in commercial wireless, 
including а Marconi valve transmitter operated automatically 
at high speed, but the outstanding feature in this instance 
is the speed with which the station has been erected. In 
the case of the Geneva station a normal! three months’ job 
has been completed in a fortnight, including the erection of 
a lattice steel tower 200 ft. high and weighing many tons. 
The first wireless gear, owing to deluys on the railways, did 
not reach Geneva until November 4th, yet on November 9th 
the station commenced its trials. ‘three special buildings 
have been constructed on the site. In the first is the power 
plant, where current obtained from the Geneva electric service 
drives а motor, which in turn rotates а special designed 
generator. Ав а precaution against any interruption by the 
failure of the external supply the plant is duplicated, the 
second motor being driven by an Austin petrol engine. In 
the second building are housed the 6-kw. valve transmitter, 
the Creed high-speed signalling devices, and all the usual 
wireless auxiliaries, whilst in the third building, nearest the 
aerial tower, are the instruments for the translation of the 
messages into tape form, which tape is fed at high speed 
through a Wheatstone automatic transmitter. This building 
is in direct telegraphic and telephonic communication with 
an office in Geneva adjoining the Conference Hall, and also 
with a station five miles distant, where the acknowledgements 
from various European stations are received. The transmitting 
uerial is of the umbrella type, the wires being radiated from 
the central tower to the tops of the numerous masts ranged 
around the tower at a distance. The earth system is located 
beneath the aerials. Motor cyclist dispatch riders are being 
employed to supplement the telegraphic communication be- 
tween Geneva and the wireless station. Direct wireless com- 
munication is being provided by this station between Geneva 
and a specially-erected receiving station at Witham, Essex, 
which is connected by telegraph to the Marconi Co.’s London 
offices. The transmitting station in this country is at Chelms- 
ford, and is in direct telegraphic communication with Witham. 
Wireless services from Geneva to Nauen (Germany), Amster- 
dam, Budapest, and Lyngby (Denmark), have been arranged, 
and it is hoped to extend the scheme to Norway, Spain, Italy. 
and other European countries. The local authorities at 
Geneva have been unsparing in the support and assistance 
they have extended to the Marconi officials entrusted with 
the work of constructing the station, and on November 14th 
the President of the Swiss Republic visited the Geneva station. 


Wireless Telegraphy.—DinECTioN FINDING Srations.—In- 
structions are given ın a '' Notice to Airmen ” recently issued 
by the Air Ministry, with regard to the employment by 
aircraft of the wireless direction-finding stations established 
at nine points along the British coasts by the Royal Navy. 
Such means of. identifying locality should prove very useful 
to aircraft. 

FixiNG LONGITUDE.—It is proposed to utilise wireless tele- 
graphy in determining the exact position of the boundary 
between South and West Australia. The boundary is fixed 
by Act of Parliament as the 129th degree of longitude east 
of Greenwich. The exact position of the longitude will be 
ascertained by the use of time-signals from a high-power 
Wireless station situated at some point between the Greenwich 
Observatory, in England, and Sydney, in Australia, the signals 
being received simultaneously at both stations. Most of the 
great observatories of the world are now collaborating in a 
redetermination of the longitudinal division of the earth's 
surface by means of wireless time-signals. Given favourable 
static conditions, it has been found that signals from the 
Lyons wireless station, in France, can be received in Australia 
as well as at Greenwich, and signals from other stations more 
favourably situated are also being tested. The co-operation 
of the United States as well as the British Government has 
been invited. The scheme is the first step towards a com- 
prehensive redetermination of the whole longitudinal survey 
of Australia.—The Times. 


Wireless Telephony.—Mr. Godfrey Isaacs, managing 
director of the Marconi Co., sailed on the 13th inst. for the 
U.S.A., where he hopes to complete plans for the creation 
of a trans-Atlantic wireless telephone service between New 
York and London, Paris, and other European centres. He 
is said to believe that such communication can be established 
at a cost only slightly greater than that of cablegrams, and 
that a marked saving of time will be made. 

A wireless telephone set, operated with current from the 
batteries of а motor car and transmitting and reeeiving over 
an aerial wire stretched from the top of the wind screen to 
the radiator cap, is the latest equipment provided for the 
modern motor car or truck, says the Daily Despatch. 
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CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
the issue of the ELECTRICAL REVIEW in which the " Official 
Notice" appeared.) 


OPEN. 


Australla.— January 19th, 1921. Victorian Railways 
t. Electric furnace and equipment, &c. Particulars 

from the Agent-General for Victoria, London, 8.W.— Tenders. 

WESTERN AUSTRALIA.—Deoember 28th. Postmaster-General's 
Department. Telegraph and telephone instruments and parts. 
(Schedule 689). 

TASMANIA.—Deocember 13th. P. M. G. Department. Instrument 
parts, schedule T 301. (November 12th.) 

QUEENSLAND.—P.M.G.'s Department. Testing and telegraph 
instruments (schedule 517). (November 12th.) 


Belgium. — December 14th and January 25th. The 
municipal authorities of Antwerp. ‘Electric motor and pump, for 
the raising of the bridge over the Royers Dock. 20 5-ton elec- 
trically-operated cranes. Specifications can be obtained from the 
Hotel de Ville, Antwerp. 


Canterbary.— December 6th. Electricity Department. 
E.H. pressure and medium pressure D.C. switchgear and cable con- 
nections to the same, (See this issue.) 


France. — November 26th. French State Railway 
authorities. Two electrically - operated travelling cranes at the 
La Garenne electrical repair shops. Particulars from the Service 
Electrique, 88, Rue de Rome, Paris. 


Grimsby. — November 29th. Electricity Department. 
Sub- station converting plant, traction converting plant, com- 
prising one 250-KW. and one 500-KW. converter, and one 250/300-Kw. 
converter. (November 12th.) 


Leeds. — December 13th. Electricity Department. 
bh switchgear for the generating station. (November 


Liverpool. November 26th. Cheshire Lines Railway 
Committee. Stores during 1921, including (6) telegraph materials 
and carbons. Stores Superintendent, Warrington. 


London.— November 24th. Metropolitan Asylums Board. 
Alterations and extensions to the eleotrio lighting and power 
installations in the motor workshops at the head ambulance 
station, Carnwath Road, Fulham; hot water supply apparatus at 
the Eastern Hospital, Homerton; continuous drying machine at 
Leavesden Mental Hospital. (November 12th.) 

November 22nd. Great Western Railway. Three or six months’ 
supply of stores, including telegraph instruments and apparatus, 
electrical wires and cables, &c, (See this issue.) 


Monte Video. — January 14th. Management of the 
Usinas Hlectricàs de Monte Video. Steam turbo-alternator of 
10,000 kw. with the steam piping and cables; surface condenser 
with pumps, &c. Copy of conditions and specification (in Spanish) 
may be seen at the Department of Overseas Trade (Mr. Holloway) 
up to December 4th, after which date it may be borrowed by 
British firms, 


New Zealand.—January 17th. Napier Municipal Council. 
Supply of one 500-KW. gas-electrio generating set. Heuter's Trade 
Service (Wellington). 

Piymouth.—November 80th. Electricity Department. 
Du E.H.T. switchgear ; oil-cooled tranaformers. (November 
1 


Rhodesia, — SALISBURY. — January 13th. Municipal 
Council. Electric generating plant, switchgear, cable and ocon- 
verters. Specification (£3 38.) from the Council's Consulting 
Engineer, Royal Chambers, Johannesburg. * 


Whitehaven.—December Ist. Electric Supply Depart- 
ment. One D.C. turbo-alternator and condensing plant. (See 
this issue.) 

York.—November 25th. North-Eastern Railway Co. 
Six or 12 months’ supply telegraph apparatus, telegraph wire, and 
line stores. (See this issue.) 


CLOSED. 
Australia.—P.M.G.'s Department. Queensland : — 


10 tons 12 owt. H.D. copper wire (200 lb. per mile), £1,742.—Metal Manu- 
facturers, Ltd. 


P.M.G.'s Department. S. Australia :— 
20 selectors and 10 P.B.X. connectors for the Port Adelaide Exchange, 
£800.—Siemens Bros. & Co., Ltd. 


P.M.G.'s Department. West Australia :— 
4 tons 11 cwt. H.D. copper wire (200 lb. per mile), £792.—British Insulated 
and Helsby Cables, Ltd. 
Selectors, repeaters, and associated equipm ant for Perth Main Exchange, 
£664.—Automatic Telephones (Australia), Ltd. 
Accepted :— 


SyDNEY.—N.S. Wales Railway Commissionera. 


18,750-kw. turbo-generator, for the White Bay power house,—English 
Electric Co. (Australia), Ltd, 
Tenders. 


Aberdeen.—Rewiring work in connection with the re- 
conditioning of Oldwill Hospital, £399—A. B. Roberteon and 
Son, Ltd. ` mE 

Beiglum.— Fourteen firms submitted tenders last week 
to the municipal authorities of Schaerbeek, near Brussels, for the 
supply of 1,675 single-phase and three-phase electricity meters. The 
lowest offer was that of M. E. Lejour, of Couillet, the Metro- 
politan-Vickers Co. being second. А Belgian firm submitted a 
tender on behalf of a German mannfacturer, but this was not 
considered. mE 


Sunderland, —The Town Council has accepted | — 


Ferranti, Ltd., 72 meters. 
Ferguson, Pailin & Co., Ltd., н.т. switchgear. 


FORTHCOMING EVENTS. 


Edinburgh Electrical Society.—Friday, November 19th. At the Philoso- 
prica Institute. Te pied Paper on % Medical Electricity," by Dr. W. 


ope Fowler. 


Institution of Mechanical Engineers. 
Institution, Storey's Gate, S. W. Paper on 
Chlorine Gas," by Capt. J. S. Arthur. | 

Junior institution of Engineers.—Friday, November 19th. At 89, Victoria 
Street, S. W. At 7 p.m. Annual general meeting. Discussion on Econo- 
mical Transmission of Power,“ to be opened by Mr. G. H. Ayres. 


Institute of Marine Eugiaeers,— Tuesday, November 28rd. At the Institute, 
Minories, E. A$68.80 p.m. Paper on Some Suggestions on the Traini.g of 
Engineers, by Mr. J. A. S. Hall. 

Institution of Electrical Engineers.—Thursday, November 95th. At the 
Institution of Civil Engineers. At 6 p.m. Papers on '' The Distribution 
of Electricity," by Mr. W. B. Woodhouse, and on Some Economico 
Aspects of к H.T. Distribution by Underground Cables,” by Mr. R. О. Kapp. 


(Students' Sectton).—Friday, November 19th. At the City and 
Guilds (Engineering) College, uth Kensington, 8.W. At 6.90 pm. 
Opening address by Mr. C. C. Paterson on "The Incandescent Electric 
Lamp from the Inside.” 

Friday, November 23th. At the City and Guilds Technica! College, 
Leonard Street, Finsbury. At 6.80 po Paper on Electricity and the 
Paper-making Industry," by Mt. A. J. C. Watte. 


(North-Midlaud Centre.) Monday. November 22nd. Joint meeting 
with the Sheffield Society of Engineers and Metallurgists. At the Mappin 
Hall, Sheffield. At 7.90 p.m. Paper on Permanent Magnete,” by Prof. 
E. H. Capper. 

North-Eastern Centre —Monday, November Land. At the Armstrong 
College, Newcast'e-upon- Tyne. At 7 p.m. Statement by the local 
chairman on the proposed increase in the Institution subscription, 
followed by Mr. W. B. Woodhouse's paper on The Distribution of 
Electricity.” 

(North - Western Centre). — Tuesday, November 28rd. At the 
Engineers’ Club, Manchester. At 7 p.m. Papers on The Distribution of 
Electricity,” by Mr. W. B. Woodhouse, and on Some Economio Aspects of 
E. H. T. Distribution by Underground Cables," by Mr. R., O. Kapp. 


Wireless Sectional Meetiag.—Wedaesday, November 24th. At the 
Institution of Civil Eng-neers, Gt. George Street, S. W. At 6 p.m. Address 
by Dr. W. H. Eccles, Chairman of the Wireless Section. 


Physical and Optical Societies. —Friday, November 96th. At the Imperial 
College of Science and Technology, South Kensington, 8.W. At 7 p.m. 
Joint discussion on The Making of Reflecting Surfaces.” | 

Manchester Association of Engiocers.—Saturday, November 27th. At the 


Memorial Hall, Albert Square. At 7 p.m. Paper on Modern Develop- 
ments in the Manufacture and Utilisation of Coal Gas," by Mr. F. J. West 


and Mr. J. A. Tomlinson. 


—Friday, November 19th. At the 
terilisation of Water by 


NOTES. 


Wireless Operators, &c.—A bounty of £100 will be 
paid to a certain number of trained wireless operators, eleo- 
tricians, fitters, and instrument repairers who are finally approved 
for the Royal Corps of Signals on passing the necessary test. 
For particulars see our advertisement pages to-day. 


Miners’ National Wages Board.— The first meeting of 
the Miners’ Executive Committee with the Coal Owners’ Association 
took place on the 12th inst., when business of a formal and prepara- 
tory character was transacted. Sub-committees were formed to 
deal with various matters, including ways and means of inoreasing 
output and the setting up of the proposed National Wages Board. 

Electricians’ Strike.— Electricians, fitters, and labourers 
employed at Garston Dooks, near Liverpool, are on strike owing to 
a wages dispute. Asa result, night work at the docks has been 
seriously interfered with owing to the absenoe of illumination. 
For two months past electricians and joiners at Liverpool have 
been haggling over whose right it is to erect electrio lift guides. 

It is stated that, following the strike of the E.T.U. at Belfast, 
a number of the electricians have resigned, or will resign and join 
another Trade Union. Some of the strikers returned to work last 
week. The shipyards, factories, and other public works in Belfast 
were practically unaffected by the strike, the main issue being 
connected with contractors’ firms. 


Electric Road Rollers.—The suggestion of Mr. A. Blake, 
electrical engineer to the Willesden Borough Council, that electric 
propulsion might be applied to road rollers is, we understand, 
receiving attention. In dealing with the subject, Zlectricity 
remarks : "The fundamental principle of all rollers, viz., weight 
over the axis of the rollers, would be materially assisted by the 
use of a heavy battery." | 


- Dieéel. Engine. Users’ Association,—A : Summary. has 
been prepared of information and. recommendations with regard to 
the life of connecting-rod bolts of Diesel and semi-Diesel engines, 
and their treatment. The subject has been discussed at several 
meetings of the Association, and the principal pointe elicited in 
the odurse of the discussions should be useful, not only to members 
of the Association, but to other engineers who are concerned:with 
the care of reciprocating engines. | a WE DEDE 


"Theft ef Cable and Fittings.—In Olydebank Police 
Court, on November Ist, A. Cairns (46), eleotrician's mate, was 
sentenoed to 30 days' imprisonment for stealing & quantity of elec- 
trical fittings, cable, wire, brass fittings, &o., from the electri 
department of the Dalmuir Naval Construction Works. | 


The Industrial Court.— THE ELECTRICAL TRADES UNION 
AND COLCHESTER CORPOBATION.—ASs we go to press we learn that 
the Industrial Oourt has decided that the schedule of wages fixed 
by the District Oouncil No. 9 of the Joint Industrial Council for 
the Electricity Sapply Industry shall be paid by the Corporation 
to the respectíve grades of workpeople conoerned, as regards half 
the advange from May lst, 1920, and as regards the remaining 
half. from January Ist, 1921. The claim of the Electrical Trades 
Union is therefore upheld by the Court. | 


Rnsslan Trade. The Cabinet was to again discuss the 


proposed Russian Trade Agreement this week. Although some 


members of the Cabinet favour the resumption of trade with 


Soviet Russia, others are against the proposal on the ground 
that further guarantees are necessary with regard to Russian 
national debts. It is reported that a suit will be instituted by 
a firm of London solicitors, on the conclusion of the trading 


tréaty with Soviét Russia, on behalf of more than 1,900 British: 


firms and private individuals, against the Soviet Government 
for the'amount of money lost through the confiscation of their 
property афа securities in Russia. Our suit will be lodged 
on the. grounds fhat the conclusion of the trading treaty will 
constitute a diplomatic recognition of the Soviet Administra- 
tion ‘a8 a de facto Government," the head of the firm which 
wil conduct the suit told a-Datly, Mail reporter. An injunc- 
tion will also be brought against M. Krassin to prevent him 
froni disposing of the Bolshevist gold üntil our case is tried.” 

e шош of- money involved runs into many millions of 
pounds. 


Housing and Electric Transport, — Discussing the 
subject of Railways and" Real Property: A Glance into the 
Future, at a meeting of the Auctioneers’ and Estate Agents’ 
Institute, Mr. F. Б. Е. Davis (of the Great Western Railway) 
said that lack. of transport facilities in the past had unques- 
tionably contributed to the overcrowding which existed in most 
large towns and other busy centres of industrial activity. The 
remedy was to be found in the establishment of à frequent, 
rapid, and reasonably cheap train service, to enable the 
workers to reside in more healthy surroundings, and yet reach 
their places of employment Without the necessity of having 
to spend an unduly.long. time in travelling. The need could 
largely be-met. Бу the introduction of fast suburban electric 
train services. A satisfactory solution of the means of pro- 
viding’ easy” Access: tt: suitable housing sites some distance 
from town areas not only put the advantage of rural life 
within the reach of the worker. but also enabled a substantial 
saving to be effected in the initial cost of the schemes, since 
ihe price for building land should be considerably cheaper in 
outlying districts than in towns. The necessity, in preparing 
a town-planning scheme, for co-operating from the initial 
stages with the authority -responsible for providing the rail- 
way facilities was obvious. 

Мг: Frank: W. Hunt, chief valuer to the Lobdon County 
Council; said that probably one of the most important and 
difficult subj . with which every public authority had to 
struggle to-day was the provision and the improvement of 
means of transport.. They saw the difficultv, of course, in 
the met exaggerated form in London. As Mr. Davis rightly 
said, the capacity of the existing lines could be enormously 


m 


increased by Con versión. to! electric traction. 


^Selente and ‘Research.— At the annual meeting of the 
Natidiial Union. of Scientific Workers, held on Saturday last, 
Prof.” {у moved a resolution, which was unanimously 
adopted, -disapproving of the policy of the Department. of 
Scientific: and Industrial Research, which handed over to the 
private use of profit-seeking monopolies valuable knowledge 
obtained at the expense of the whole community. and placed 
the research. associations in a position to exploit the scientific 
workers: of the country for their own benefit. s 

Prof :Soddy said it had been laid down explicitly in the 
White Paper No. 8,005 (1915) that discoveries aided by public 
mone? should be made available, under proper conditions, for 
the’ public advantage: At present the public had no share іп 
the resulte of what: they paid for, and the researcher lost his 
property in his own discoveries. --The Government had capitu- 
lated. to the big business interests in politics and departed 
altogether from its original intentions. 

In his presidential address, Dr. J. W. Evans said he regretted 
that the scientific and technical faculties of universities played 
oly a subordinate part in the scheme the department had 
adopted for the promotion of research.. In his view, a teaching 
staf engaged in research work was in а more favourable 
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position to discover and develop new principles, applications, 
and methods than in the laboratories of research associations, 
or even Government institutions established for scientific in- 
vestigations.—The Times. | | Соны 


The Workers' Direct Interest in Outpnt.—Mr. Stanley 
Machin, president of the London Chamber of Commerce, 
discussing labour troubles and the remedy, at a gathering of 
the Castle Baynard Ward Club, said poisonous doctrines could 
be removed by. personal contact with: the workers, the. develop- 
ment of welfare work, and the encouragement of the truth 
that workers were not mere details in a machine. Disputes 
should be dealt with in a common-sense way, and the Govern- 
ment should intervene only as a last resort. No one yished 
to see nationalisation extended. Business men were ünited 
in а demand for the abolition of Government control. The 
State should get out of business as soon as possible. There 
was much fo say for co-partnership, but if ‘seemed impossible 
to apply it; while labour claimed а share in the management 
it declined to share in the responsibility. Another system of 
co-partnership was in the form. of production bonus. „A fair 
rate should be fixed and agreed upon for output, and additional 


earnings allowed for everything produced beyond the mini- 
mum, so that every worker had a direct interest in the result 
of his labour. The system had been employed in hig own 
business for several years with great success, and in many 
cases very large wages were.earned. By opposing piecework 
or payment by results, trade unions had assumed an untenable 
position. No system of co-partnership could succeed unless 
the campaign of suspicion and mistrust. so assiduously culti- 
vated by the extremists was counteracted and exposed—Datly 
Telegraph. z v s guo ue Т xc dealt i 


se mee 


partment, Ministry of Labour. | Е 
Chürch Lighting. Theartifi ial iHumination of churches, 
especially those where the architectural features possess ‘the 
beautiful simplicity associated with the Early: English period, 
has proved one of the most difficult problems that the modern 
illuminating engineer has had to solve. Such a case occurred 
lately in the ancient city of Canterbury, whete the church of 
St. Dunstan's, one of the first resting-places of the Canter- 
bury Pilgrims who flocked to do penance at the shrine of 
St. Thomas à Becket, has lately been converted from gas to 

electric light. . | TE „ 

The rector and churchwardens, desiring to obtain the best 
results of modern illumination, consulted Mr. Hadyn T. Har- 
rison, M.I.E.E., who advised the use of direct concealed light- 
ing. in order that the architectural features should not be 
marred hy any fittings of modern design. 


The beautiful result is clearly shown in the illustration. 
The illumination obtained is of a high standard, being from 


fe r 


ARTIFICIAL CHURCH LIGHTING. 


2 to З foot-candles; the expenditure of power is 0.3 watt per 
square foot of floor area, which high efficiency is obtained. by 
the use of gasfilled lamps in combination with, X-ray.” 
reflectors. = | е 

The installation was carried out by Mr. S. Terry, electrical 
and mechanical engineer, of Canterbury; the wiring was done 
in a very short time, and at a cost much lower, we under- 
stand, than is generally expended upon the garish jostallations 
which во often disfigure some of our most beautiful buildings. 
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Late Legal,—Barrisi Тномзон-Носвтох Co., LTD., v. 
Gonoxa LAMP Works, LTD.—The Court of Appeal, consisting of 
the Master of the Rolls and Lords Justices Warrington and Younger, 
on. Monday delivered judgment in the case of the British Thomson- 
Houston Co., Ltd., v. the Corona Lamp Works, Ltd., upon an appeal 
of the plaintiffs from a judgment of Mr, Justice ant, in the 
Chancery Division, dismissing their action for an injunction (and 
ancillary relief) to restrain the alleged infringement of their 
patent, which was granted in 1913 for improvements in incan- 
descent electric lamps, The lamp in question was the gasfilled 
lamp, popularly known as the half-watt lamp. His Lordship held 
that the patent was invalid by reason of insufficiency, and 
dismissed the action, with coste. 

Their Lordships unanimously upheld the decision of Mr. Justice 
Sargant on all points, and dismissed the appeal, with costs. 

A report of the judgment will appear in our next issue. 

CATHODES FOR CZECHO-BSLOVAKIA.—Mr. Justice Р. O. Lawrence, 
in the Companies Winding-up Court, on Tuesday last, made a 
compulsory order for the winding-up of Messrs. Clarke, Jones and 
Oo., Ltd., of Blackfriars House, New Bridge Street, on the petition 
of Messrs. Brandeis Goldamidt & Oo., financial agents. 

It was stated that the petitioners were creditors for £17,000 
money lent to the respondent company to purchase 500 tons 
af electrolytic copper cathodes and other material for ship- 
ment to Prague for the Postal Department of the Czecho-Slovakia 
Government. Liability was admitted, and payment was promised, 
but had not been made. 

ACTION FOR NUISANCE.—In June last an action for nuisance 
was brought against Stepney Corporation, in which an injunction 
was granted to restrain the Corporation from causing а nuisance at 
its electricity works in Limehouse, but it was suspended for some 
months to enable the Corporation to make necessary alterations. 
Qn. Friday last the operation of the injunction was further sus- 
pended until the first Friday in the Easter Sittings. 


. Appointments Vacant.— Assistant (£370) in the physics 
"e ‘electrical engineering department of the Sunderland Technical 
College; draughtaman for the Bombay Electric Supply and Tram- 
ways Co, Ltd.; plumber-jointer for the Derby Corporation elec- 
tricity department ; ; overhead linesman fu the Rawtenstall 
Oorporation tramways ; mains foreman (110s.) for the Southend-on- 
Seq, Corporation electrioity department ; generating engíneer (£500) 
for the City of Bradford deotrieity department; armature-winding 
instzuotor for the Government Instructional Factory at Ponders 
End; charge engineer (£322) for the Hampstead Borough Council 
plectricity department; sub-station engineer (668. + 338. 6d. + 
124 per cent.) for the Walthamstow Urban District Council elec- 
tricity а t; telegraph engineer ($360 per month + 30 per 
cent., dollar = = 28, 4d. ). for the Posts and Telegraphs Departments of 
the Government of the Straits Settlements. See our advertisement 
pages to-day. 

` The Eléctro-Harmonic “ Ladies’ Concert."—'' To-night's 
the Night" exclaimed an enthusiastic Electro-harmonican to a 
friend as they rushed up the stairs leading to the Central Hall of 
the Cannon Street Hotel on Friday evening last. He was right 
The new President of the Institution of Electrical Engineers was in 
the chair; the hall was filled with a brilliant and appreciative 
audience, and the concert was ап unqualified success from every 
point of view ; one of the best, indeed, if not the best ever given 
һу: the Bociety, certainly. since pre-war days. Excellent vocalista, 

le humourist, a perfeot accompanist, and a choice 
oohestea hestra of picked members of the London Symphony and prin- 
oípal London orchestras, provided by the generosity of the President, 
himself an ardent lover of the Divine Art, and conducted by a 
member. of the King's private band, combined in giving an 
evening's entertainment which will not readily fade from the 
memories of those who were present to enjoy it. With such an 
innovation on the part of Mr. Ll. B. Atkinson, who, we feel sure, 
was pleased beyond measure at the result of his munificence—for, 
after all, the orchestra was the outstanding feature of the evening 
—is it too much to hope that some other affluent member of the 
Society may be induced to provide a similar attraction for the 
remaining “ Ladies’ Night" of the season? It would be not only 
а gracious а to the fair sex, but а welcome engagement to 
. eminent musicians who were so hardly hit during the 
The Great War, and who have not yet completely reoovered 

часа status. 


"Play Apprentices.—At a meeting of the Nelson Town 
Council, ‘Alderman Cooke, chairman of the Electricity Committee, 
"te to the recent collapse of a generator at the electricity 

id a tribute to the pluck and coolness shown by two 
rentices named Hunt and Kenyon. The machine, he said, went 
тері Without warning. Ав it was collapsing, with metal 
flying in. all directions, Hunt promptly stopped the machinery, 
while the other apprentice, at great risk, attended to the switches. 
Tha Conabil could not do less than warmly compliment the boys 
for so pluckily doing their duty. It was suggested that they 
should reoeive financial recognition. 

Fatality. —William Flemine Douglas, overhead crane- 
men, in. the employment of the Kilmarnock Corporation electricity 
department, was instantly killed. on November let, at Annanhill Pit, 
by.zeeeivisg an electrio shock. The current had been switched off to 
enable repairs to һе executed, and while Douglas was on one of the 
poles, the, qurrent was inadvertently switched on, and he fell 30 ft. 


International Patents.— It is reported that the French 
Cabinet i9 submitting a scheme to the Allied Governments for the 
oreation of ап international patent for inventions, which it is 
proposed shall be granted by a central office at Brussels, 
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Institution of Electrical Enginee Тнв. NEW  sscntr- 
TION Rates.—For thé information A me bers intérested- ï in 
the subject, we give below the schedules 2 &ubscr tions in 
force in the Institutions of Civil ànd Mechanical f ien ёегв 
respectively. The scale of the Institution of Civil Pngineere 
has stood for many years unchanged, but the question. of in- 
creasing it is now ‘under consideration. The scalé of the 
Institution of Mechanical Engineers was revised early this 
year. The proposed new scale of the Institution of ot Bist 
Engineers was given in our issue of November t БЕН, 


INSTITUTION OF. буп, ENGINEERS. ~au o Б... 
' Non-resident, 


" | Кү 

Member —— 4 4 07 3 8 0 
Associate Member and Associate 33 0 i n 6 
Student — 2 A ue 


6 d 
Admission fees: Full member, £21; de 
Associate, £10 10s.; transfer fee, Associate Wee to Mem- 


ber, £10 10s. 
Institution OF MECHANICAL. ENGINEERS... 
| Wem Жамшы, 
Memba сыш ир шш E E 24.0.0... 8,0. ve 
Associate Member qe tae d (ЧЕ. 210 
Graduate T» e 5. o. 1 10. 0 1 10 
8 over 28 years es „„ 9 OO 4 or 
Associate 4. 0 0 3. 0. 0. 
Entrance fees : Member, 5%; Associate Member, £2 8. ; 
Associate, v PUBEN 


i Resident " means reddent: in the United Kingdom. a 
INFORMAL MEETINGS.—On Monday the first informal meeting 
of the session was held, the President, Mr. 11. B. Atkinson, 
opening а discussion on the question: IS Specialisation в 
Danger? ' Starting with a treatise on the subject of 
specialised production by Babbage, he referred to the a 
development of the practice throughout the man 
nations, and to the industrial nausea to which it led. Mr 
Atkinson suggested that a palliative might be found in, a 
system of rotation of duties, whereby a worker’s occüpation 
would be varied between wide limits. This system. Would, be 
immensely facilitated by the universal distribution of etdctrical 
energy. He considered that uncongenial occupations - "Were 
one of the greatest causes of industrial unresse. 7 
NORTH-EASTERN CENTRE.—Members of this Centré are ‘to 
meet on Monday next, at 7 p.m., at the Armstrong College, 
Newcastle-upon-Tyne, for the purpose of hearing à statement 
by their local chairman on the reasons which have made the 
proposed increases ір the Institution supe pas ‘imperative. 
Following the chairman's. statement, Mr. W. Bi | Уан 
will read a paper on The Distribution of ‘Blectrieity. enn 
LIVERPOOL Sus-Centre.—Mr. A. E. McColl read his oper 
on Automatic Protective Devices for A. C. Systems 
the Sub-Centre on Monday last. A very: 
followed the reading of the paper. ? 


The Physical and Optical Societies.—A joint. discussion 
will take placé next Friday night, at 7 p.m., at the Imperial 
College of Science and Technology, South Kensington, 8.W., 
on the subject of The "Making of ‘Reflecting ` Surfaces. *. 
Papers will be presented by Messrs. uL N. Irwing, J. W. 
French, F. Ellerman, J. Rheinberg, R 8. Whipple, C. W. 
Davidson, J. W. Т. Walsh, W. б. ‘Collins, В Cheshire. 
and Prof. Fry; Messrs. Н.А A: Hughes: and F. "Sitom: Will. 
demonstrate. 

Royal Society of rises Duros the experimental address 
on wireless telegraphy and telephony delivered on November 
17th, by Mr. Alan А. Campbell Swinton, F. R. S., chairman 
of the Council of the Society, there was to be shown, it was 
hoped, amongst other things, the automatic printing in 
ordinary Roman type of wireless messages received in the 
lecture hall from a distance. That would have been the first 
time that this fresh departure in wireless telegraphy had 
been exhibited. The automatic telegraphic printing apparatus 
that was to be employed is the invention of Mr. Е. 5 Creed, 
of Croydon. 

Liverpool Wireless Association.—A meetin Was ‘held at 
the Royal Institution on November 10th. e following 
gentlemen were elected to further angment the committee : 
Messrs. Grindred, Lewey, Johnston, Balmer, Eden, Lepthorn, 
and Adlington. Mr. J. Wainwright Was elected 
treasurer. It was decided to commente a course of pro. 
gressive elementary studies in- wireless, ‘especially for“ be- 
ginners, and the first lecture dealing with the ‘subject will 
be given on November 94th. The meetings: in future ‘will 
start at 7.30 p.m. prompt, and fhe first half hour énch evening 
will be devoted exclusively to beginhers; Mr. Lewvey an 
Mr. Hyde have undertaken the duties of joint déctureke “to 
beginners. Mr. Lewey also promised to give a demonstration 
with his wireless apparatus ón November Ath. Mr. J. Ooulton 
announced that he was in а sition to offer members a 
discount of 90 per cent. on all” Wireless apparatus“ A sub 
stantial sum of money has already been given and ‘promiiséd ' 
towards the Association's apparatus fund, and быз: г. offers 
of cash. and apparatus continue to be made. ^ | d E 
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Association of Municipal Electrical Engineers (Union of 
South Africa).—In the course of his presidential address at 
the annual convention, Mr. T. Wolley-Dod pointed out that 
while the cost of labour and materials necessary to electricity 


supply had forced up the price of electrical energy, the only 


item that had not risen in cost to any extent was the cost of 
brain work, without which no successful electricity supply 
concern could exist. The status and remuneration of electrical 
engineers were receiving the serious attention of the Institu- 
tion of Electrical Engineers in England, the Institute in South 


Africa, and kindred societies, and representatives of the Asso- . 


ciation were in consultation with the South African Institute 
on the subject. 

The President also commented on the variations of the 
powers of municipalities with regard to electrical undertakings 
in the different provinces of the Union; in the Cape Province 
the regulations provided for an unnecessary amount of 
Governinent control and interference, whereas in the other 
Provinces the powers of the municipalities were less restricted. 
It was proposed to adopt a uniform code of by-laws and regu- 
lations throughout the Union, to decide upon the compulsory 
licensing of electricians for wiring work, and to adopt a 
common form of statistical. returns and accounts; these 
matters would form the principal work of the Convention, 
and therefore the programme had been kept almost free from 
papers on technical matters. 

The Faraday Society and Institute of Metals.—A joint 
meeting of the Faraday Society and the Shettield Section of 
the Institute of Metals was held at the Mappin Hall of the 
Department of Applied Science of the University ot 
Sheffield on November 19th, Sir Robert Hadfield, Bart., 


F.R.S., and Prof. C. H. Desch, D.Sc., Ph.D., pre- 
siding. The afternoon session was devoted to the dis- 


cussion of problems relating to electroplating generally, 
and the evening session to the consideration of papers 
on silver plating. Among the papers were to be the follow- 
ing: Electroplating for the Prevention of Corrosion,” by 
Leslie Aitchison, D.Met., B. Sc.; The Use of Colloids in 
Electrodeposition of Metals,' by W. E. Hughes, B.A.; The 
Electrodeposition of Cobalt, by Byron Carr; Electro Silver 
Plating and its Technical Development,” by W. R. Barclay, 
A.M.I.E.E.; ‘* The Chemical Composition of Old Silver Plat- 
ing Solutions with Observations on their Working Proper- 
ties, by С. B. Brook, F. I. C. and W. L. Holmes; A New 
Maximum Current Density in Commercial Silver Plating,” 
by Frank Mason, A. M. I. E. E.; and The Crystalline Structure 
of Electrodeposited Silver," by G. B. Brook, F. I. C. 

South African Institute of Electrical Engineers.— e In- 
stitute has recently formed a Telegraph and 1elephone Section, 
and applications for membership in the new section are being 
received from all parts of the Union. 

Birmingham and District Electric Club.—At the last 
meeting of the Club, a paper was read by Mr. H. C. Young, 
A. M. I, E. E., upon Some Aspects of Modern Works Manage- 
ment.“ The paper was very exhaustive, and dealt with the 
elfects of physical conditions upon labour efficiency. The 
lecturer showed many graphic records of the effects of е 
of work, fatigue, temperature, ventilation, lighting, &c., 
which connection he referred to the research work of Dr. 
Leonard Hill, and Dr. Scott Haldane. Mr. Young laid great 
stress upon the importance of careful selection of works staffs, 
foremen, and charge hands, and showed by records that the 
personnel of a works staff had а very definite bearing upon 
labour efficiency and upon that bugbear of all employers, 
labour turnover."  Einphasis was also laid upon the fact 
that under the new conditions of industry class distinctions 
tended to disappear, both the commercial and works staffs and 
the workpeople all came from the same social class. This 
new factor must be taken into account in dealing with the 
problems of works organisation. The lecture was a long one, 
fully illustrated by lantern illustrations, and was enjoyed by 
а large audience of members and visitors. 


OUR PERSONAL COLUMN, 


The Editors invite electrioal engineers, whether connected with the 

toohmoal or the commercial side of the profession and industry, 

also electric tramway and railway officials, to keep readers of the 
1 REVIEW posted as to their movements. 


Halifax Tramways Committee has decided to recommend 
the appointment of Mr. J. W. GALLOWAY, us tramways man- 
ager, with sole charge in ull departments except finance. 

The new mayor of Stafford (Mr. К. E. MEADE) was formerly 
chief of the Corporation electricity department in that town, 
and now the head of the Gaol Square Motor Co., Ltd. 

Mr. J. THomrson, the new mayor of Wolverhampton, who 
is interested in an important local firm of boiler makers, has 
been for some time chairman of the Wolverhampton Elec- 
tricity Committee. 

Mr. R. G. Haw KiNs, who has been elected mayor of Windsor, 
is secretary of the Slough and Datchet E.S. Co., Ltd., aud 
also secretary and manager of the Kensington and Notting 
Hill Electrical Installation Co., Ltd. 

Mr. J. J. WALRLATR, who was associated with the construc- 
tion and management of the Kidderminster and Southport, 


South Staffordshire and Potteries Electric Traction Co., Ltd., 
has been appointed acting town clerk of Auckland, N.4. He 
went to New Zealand some years ago to take over the general 
management of the Auckland Electric Tramways, Ltd., which 
was recently disposed of to the Cıty of Auckland Corporation. 

Мг. E. P. Beare has been re-elected chairman of the 
Birmingham Electric Supply Committee. 

Amongst the new London mayors are the following: Bethnal 
Green, Coun. J. J. Vaughan, electrician; Deptford, Ald. W. H. 
Green, engineer-secretury, Greenwich and Deptford Trades 
Council; Greenwich, Ald. B. J. Lemon, a fitter employed by 
the I. C. C. Tramways Department; Lambeth, Coun. W. S. 
Bishop, engineer. 

Crewe T.C. has increased the salary of Mr. A. LAWTON, 
of the electricity works staff, from £240 to £260 a year. 

Worcester City Council has increased the salary of the 
electrical engineer (Mr. Энал) to 4800 per annum from 
September Ist. 

Mr. А. G. BELL, the telephone inventor, has come over from 
the U.S.A. "to pay a farewell visit" to his native city, 
Edinburgh. Born in 1547 and educated at the Royal High 
School and at Edinburgh University, he first. exhibited his 
apparatus for the transmission of sound by electricity m 1576. 
At the last meeting of the Edinburgh Town Council, in reply 
to a generous tribute by the Lord Provost, Mr. Bell recalled 
some of his early memories. Although he had been an 
American for 50 years, he was glad to be at home once 
again. 

Loup SYDENHAM ОЕ CoMBE has been elected to the office of 
President of the British Empire Producers' Organisation. 

Mr. A. Preston, A.M.I.E.E., manager of the Ammanford 
Electric Supply, which he originally carried out over ll years 
ago, has been appointed electrical engineer to the Carinatthen 
Electric Supply Co., 

We regret to learn from the Times that Mr. A. RICHARDSON, 
M.P. for Gravesend, became seriously ill early this month 
and was at once ordered to a private hospital. It will be son e 
time before he can resume his Parliamentary duties. 

Obituary. . Prestoxn.—On November 10th, at 35. 
Portland Avenue, Stamford Hill, N., the death occurred of 
Mr. Frederick Preston, late superintendent Central Telegraph 
Office, London, E.C. 

Mr. A. STOKLEY.—The death has taken place of Mr. Arthur 
Stokley, for over 25 years chief inspector of the Northampton 
[ramways. He was 48 years of age. * 

Mn. WILSON HARTNELL.— We regret jo learn from The 
Times that on November 10th the death took place at Round- 


hay of Mr. Wilson Hartnell, M.I.Mech.E., M.I.E.E., after a 
few days' illness, at the age of 81. 
Will.—Mr. W. Peech, partner in Messrs. Steel, Peech 


Tozer, of the Phoenix Steel Works, Sheffield, left £533, 699. 


NEW COMPANY REGISTERED. 


Ionoid Co., Ltd. (171,317).—Private company. Regis- 
tered November 9th. Capital, £1,000 in £1 shares. To take over the business 
carried on by W. H. Eccles, of 23, Leonard Street, E.C.2, and to carry on 
the business of electrical and mechanical engineers, manufacturers of electrical, 
mechanical, or scientific instruments, &c. The first directors are: W. H. 
Eccles, 2, Ryder Street, S.W. 1, and 23, Leonard Street, Е.С. 2, inventor and 
designer ; Miss N. F. aterson, 186, Alexandra Road, N. W., eecretary; G. V. 
Twiss, 62, Queen Street, E.C. 4; T. A. Henry, 70, Doneraile Strect, Fulham, 
S.W. Registered office: 186, Alexandra Road, N.W. 8 


~ 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Chippenham Electric Supply Co., Ltd.—Satisfaction to the 
extent of £700 on July Ist, and #500 on July 23rd, 1920, of debentures dated 
February 13th, 1913, securing £1,200 


Cox- Cavendish Electrical co., Ltd. 
debentures authorised October 12th and covered by trust deed of October 25th, 
1920; present issue 213,750; charged on company's undertaking and property, 
present and future, including uncalled capital and certain lands and premises 
in Acton. Trustees: W. М. Howard and Н. M. Moore. 


W. A. Meadows & Co., Ltd.—Particulars of £500 deben- 
tures authorised October 19th, 1920, present issue £300, charged on company's 
property, present and future, including uncalled capital, subject to existing 


charge. 

Baico Patents, Ltd.—Satisfaction in full on October 2nd 
of debentures dated June 23rd, 1920, securing all moneys then due or to 
become due, not exceeding £5,000. 

Electric Motors (South Wales), Ltd.—Deposit on October 
26th, 1920, of deeds of 1. Wood Street, Cardiff, to secure all moneys due 
or to become due from the company to Lloyd's Bank, Ltd., not exceeding ` 
£ 5,000. 

British L.M. Ericsson Manufacturin ng Co., Ltd. — Issue оп 


November Ist, 1920, of £50,000 debentures, part of a series already registered. 


Portable Electric Motors (1919), Ltd.—Satisfaction in full 
on August 30th of debentures dated June 16th, 1920, securing 25,000. 


Direct West India Cable Co., Ltd. 8 255) . —Capital, 
£190.000 in £5 shares, Return dated September 30t 12,000 shares, 
£00,000 paid. Mortgages and charges, nil. Я 
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CITY NOTES. 


Presiding at the annual meeting, last 
week, the chairman, the Rt. Hon. Viscount 
St. Davids, said it was mentioned at the 
last meeting that they had provisionally 
| arranged a draft concession with the re- 
presentatives of the Uruguayan Government, and while await- 
ing the official ratification of this agreement, were surprised 
to receive а cablegram in March last stating that the Ad- 
ministration of Posts, Telegraphs, and Telephones had invited 
tenders for a complete underground telephone installation 
for Monte Video, with exchanges equipped on the central 
battery system of working. The date fixed for the presenta- 
tion of the tenders was August 7th last, and only two tenders 
were lodged—namely, one by themselves and another by the 
Western Electric Co., Ltd. Under the law as it existed at 
that date it was illegal for the Government to consider any 
tenders unless at least three were submitted, and under those 
circumstances the two tenders which had been submitted 
were returned unopened. Presumably the law had since been 
altered, as an official announcement was made in September 
last extending the time for receiving tenders to December 
18th next, when they will be opened irrespective of the 
number lodged. They still hoped that a satisfactory conces- 
sion would be granted to the company that would permit the 
necessary capital to be raised and the City of Monte Video 
provided with the most up-to-date telephone system that is 
at present known. 


Monte Video 
Telephone 
Co., Ltd. 


International Light & Power Co., Ltd.—4t a meeting of 
shareholders, on November llth, Mr. F. Holt (the president) 
referring to the company's South American properties, sai 
the Venezuelan subsidiary had yielded results in excess even 
of tbe favourable expectations, and unless political events 
upset calculations, the outlook for 1991 was equally favourable. 
As regards Mexico, both municipal and State administration 
were suffering from a financial crisis entailing serious hard- 
ship to the electric company. The situation with the Regu- 
lardo, the Government State banking institution. which holds 
deposits of the company of 150,000 dollars (U.S. gold) has 
not improved, although strong pressure is being brought to 
bear on the Mexican Government in the matter. The Munici- 
pality of Méreda has fallen behind in the payment for public 
lighting supplies by the company, the arrears at the end of 
the financial year amounting to 200,000 dollars (Mexican). 
The annual general meeting of the company will be held in 
Toronto on December 13th. 


Stock Exchange Notices.—Application has been made to 
the Committee to appoint special settling days in the follow- 
in 


g: 
Benn Brothers, Ltd.—47,000 ordinary shares of £l each, 
fully paid (Nos. 1 to 47,000). 

The Committee has specially allowed dealings in the under- 
mentioned under temporary regulation 4 (3):— 
Fuller’s United Electric Works.—50,000 8 per cent. cumula- 


tive participating preference shares of £1 each, fully paid, 


(Nos. 1 to 50,000). 

Stewarts & Lloyds.—845,542 new deferred shares of £1 each, 
fully paid (Nos. 1,782,501 to 2,628,042). 
Benn Brothers.—47,000 ordinary shares of £1 each, fully 
paid, Nos. 1 to 47,000. 

The Committee has ordered the following to be specially 
quoted :— 

Maclellan (Р. and W.).—300,000 ordinary shares of £1 each, 
fully paid, Nos. 1 to 300,000. 


New Issues.—Siemens  Brothers.—The British Bank for 
Foreign Trade, Ltd., is offering for subscription 481,875 shares 
of #1 each at the price of 22s. per share, the balance of the 
unissued share capital of Siemens Bros. & Co., Ltd. The shares 
will participate in the final dividend for 1920. The new 
capital will be used for extensions in hand and contemplated, 
and for the financing the increasing volume of orders; the 
value of unexecuted orders is approximately £2,750,000. 

Aldershot Gas, Water d District Lighting Co.—Issue of 
50,000 7 per cent. redeemable mortgage bonds at par; redemp- 
tion at par on January 1st, 1931. 

Falkirk Iron Co., Ltd.—Subscriptions are invited for 
£200,000 8 per cent. first mortgage convertible debentures at 
£95. Holders will have the right to convert into £1 ordinary 
shares at the price of 25s. per share on any interest date up 
to and including September 30th, 1930. Annual drawings, 
commencing 1926 at 102 will redeem all outstanding debentures 
by maturity on September 30th, 1935. 


General Electric Co. (U.S.A.).—The General Electric 
Co. has authorised the issue of additional stock to the amount 
of 27,005,000 dollars.—Reuter's Trade Service (New York). 


Chloride Electrical Storage Co., Ltd.—Interim dividend 
of 5 per cent., free of tax. 


Ever Ready Co. (Great Britain), Ltd.— Dividend at the 
rate of 7 per cent. per annum on preference and ordinary 
shares for the period ended September 30th last. 


Canadian General Electric Co., Ltd.—Quarterly dividend 
of 2 per cent. on the common stock. 


Altrincham Electric Supply Co., Ltd.—Interim dividend 
at the rate of 74 per cent. on ordinary shares. 


STOCKS AND SHARES. 


TUESDAY EVENING. 


IT must be admitted that the record of Stock Exchange 
markets this week is not particularly inspiring. The Russian 
news and the Greek crisis abroad, and the financial stringency 


at home make a trio of disturbing elements which compel 
dull prices in Stock Exchange markets. So great is the de- 
mand for capital that new issues offer 8, 9 or 10 per cent. on 
remarkably good security, and yet the investor complains that 
when he takes up such stock, the price all too frequently 
drops to a discount after allotment. Underwriters have to be 
flattered with tempting terms before they will support new 
issues. The trouble of it is that nobody can foresee when 
this state of affairs may be expected to come to an end. But 
the Stock Exchange, ever hopeful, says that conditions will . 
change for the better early in the new year. To which a 
fervent Amen will be breathed by everyone who is interested 
in stocks and shares. 

Manufacturing prices are distinctly dull. Edisons have 
fallen to 16s. 3d.; it 1s evident that the forthcoming dividend 
declaration i8 awaited rather anxiously. The company's first 
debenture stock is down a point to 743. General Electrics 
have lost the 1/16 gained last week. Siemens gave way to 
23s. 9d. in spite of the interim dividend being maintained, 
and the hope that a new issue of shares might provide some- 
thing in the shape of a bonus to existing holders. But the 
offer of the shares at 22s. affords nothing of this sort, for the 
old issue, allowing for the difference in dividends, stands at 
practically the same price as the new. 

Electric Constructions have dropped to 17s. 6d. Babcock & 


. Wilcox fell to 93, not benefiting for long from the advance in 


the interim dividend. Vickers weakened to а guinea. Several 
important amalgamations are declared to be pending in the 
world of engineering. Whether these be correct or not, there 
is nothing unreasonable in the assumption that the industrial 
and financial difficulties will tend to promote closer co-opera- 
tion between firms in most branches of trade. 

Foreign stocks make the best showing in the electricity 
departments. Mexicans are better again, Mexico Tramways 
firsts rising 5 to 46, and the seconds gaining 3 at 35. Pachuca 
fives are also 3 up at 50, and Mexican Light and Power issues 
are 1 to 4 points higher. These advances pay tardy recog- 
nition to the improved situation in Mexico. Nevertheless, a 
rumour circulated one day last week to the effect that further 
revolutionary trouble had broken out in Mexico. Unsup- 
ported as it was, the rumour gained a certain degree of 
credence all the same. Everyone felt that it was not in- 
herently improbable. But nothing official came to confirm 


the report. 

The Brisbane Electric Tramways Investment Company has 
issued а notice to the holders of its 44 per cent. debenture 
atock proposing to postpone redemption for three years, in- 
stead of paying off the stock at par on January Ist next, the 
proper date of repayment. It appears that the пе пире 
Government, returned to power recently with а diminished 
majority, have not exercised their right to purchase the tram- 
ways, and the company has not the money to redeem the 
stock. The position that has arisen is peculiar and un- 
expected. A meeting is called for December 8th to consider 
resolutions for postponement of repayment of the stock, of 
raising the interest after January ^st next to 8 per cent., 
and of providing a premium of 2 yer cent. if the stock is 
redeemed within the three years’ period. 

Home Railway stocks have weakened with the rest of the 
investment markets, and Underground Incomes at 684 are 
9 points lower. The £10 shares at 24 are 7s. 6d. down. 
Metropolitans have fallen a point to 20}, Districts to 18. 
There is nothing doing in the prior-charge stocks. British 
Columbias continue to go ahead, the preference, preferred and 
deferred all rising. Anglo-Argentine Tramways 5 per cent. 
debenture stock lost its rise of the other day, and is back to 
594, showing a return of over 8 per cent. on the money. On 
the other hand, the company's 43 per cent. debenture is 2 
higher at 614. | | 

Electricity supply shares are quiet. London Electrics have 
heen weak. bargains taking place at 15. 3d. and 16s. 3d. The 
middle price is called 17s. 6d., and shares could probably be 
bought at this, if not more cheaply. Chelseas and County of 
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London keep their recent improvements, but otherwise the 
list is uhihterestmg. North Metropolitan Electric Power 6 per 
cent .preference improved to 12s. Adelaide preference are 
harder at 13s. 94. Calcutta Electric Supply shures at 5 have 
gone back. 

There is no indication of dulness amongst cable shares, the 
Eastern group being again to the front with further improve- 
ments. Eastern Extensions, Globe Ordinary and Westerns 
have all risen, and Eastern Ordinary changed hands the other 
day as high as 154. The attraction in these cases, as fre- 
quently mentioned here, is the fact of the dividends being 
paid free of tax.. Anglo-American deferred has gone back a 
shade. Marconis are lower at 24. The Marconi Company is 
substantially. interested in a new concern called the British 
Danubian “Trading Corporation, which has been formed to 
opén: ‘up and promote commercial relationship between the 
United Kingdom. and Hungary, Austria, Russia, Rumania, 
Turkey, Poland, &c. In Canadian Marconis there is nothing 
bro and the wireless group is quiet as а whole. 

gst, the '' dollar stocks, Canadian General Electrics 
and the preferred at 1053 are decidedly below the best. 

Of dated Gas and Electric of Baltimore weakened to 1324 
after being 135. Rio Tramway firsts at 97 and Sao Paulo firsts 
at 911 have both come down.  Shawinigans braced up to 
1254, a gain of 3, and Milwaukee Electric fives are good at 
182. Electrical Development of Ontario bonds. improved to 


Rubber. shares are the turn above the worst. No sustained 
improvement is looked for until after the end of the year, for 
weak. speculative positions in the raw produce are said to 
exist in the United States. and these are not bd to be 
cleared: up on this side of 1921. 
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Oriental Telephone Grd. ` . 18 1 3 I% 4 
United R. Plate Tel. ee ac 8 8B 5 — *6 10 8 
West India and Panama .. . 1/8 МП — Nu 
Western Telegraph. ча ee 8 ig . 1 3*4 *6 1a 4 
Nac Bo Howx Rags, 
Centrat London Ord. Assented .. 4 4 — $9.4 0 
Metropolitan .. ee oe * @@ 1 E: t -1 6 2 0 
Unden, on шо Ordinary.. Ni Nü 121 = н Бр 
ndereroun ec eo = 
‚ do, do, и м T. . - NI) 
do. do. ові. « 56 4 684. 2 — 
ie RON us | FonEION ' Trams, &c. 
451 Tramé First Pret. . Ni — ‘9 84 
14 * Pref, ML Wil E] sat - Nu 
è "d e t 1 Ded 956341 B 595 . —8 8 8 0 
Brazil. Tractions.. ,, ,.. , oo NU Nil 15 — Nil 
Bombay Electric Pref, Ё 8 11 — 416 0 
British Columbia Mee. Rly. Pfce. 8 | 99 +13 8 9 R 
. do. do. E 5- 68 +1 *5 19 8 
„1 40. do.. Deferred " t9 +1 26 17 8 
do. i | do. Deb. ee 4 67 о. 1 1 10 
Mexico Trame6 per bent. Bonds.. М 46 +6 ип 
^ GO cent. „ NO Nu 85 +8 Nil 
Marian sacer Das NI 16 +1 1 
o. Pref. P „ NI Ni 28 +4 п 
ique ei О . MANUFACTURING COMPANIES. 
Baboook & W I. MS SAN. S 16 E — 6 6 4 
Brin Alumintom ба” . M d 1 = 1060 
British Insulated ee ee 1% M 18 — 9 48 
Oallenders = те * ov ee oe 95 15 қ xd — 10 0 0 
o. V N Pret. oe oe oe 64 18 l— 6 18 8 
833 S. “фа ee 3 19 па — Е 18 4 
Crompton А TIT ee ! — 6 
Daison- Swan. . M 10 16/3 —»^X 12 6 2 
do. do. 6 per cent. Deb. ee 6 6 74è —1 6 4 8 
illleétrió Construction is . 10 10 i — f. 11 8 6 
Gen. Шао, Pret, b» ve os e Gå 18% — 7 0 6 
do, r Ord, Ў ьо ee en 16 10 йү, — 178 7 13 8 
Henley ee oe ee 0 0 oe 26 16 T ете 9 4 8 
do. ач. ee ee ee 4) 4 Ba тт. 7 4 0 
„«< ов ^ ое 10 10 là — *8 0 0 
Mot. Vickers Pret, ec. * ее == 8 2 — 8 00 
Biemens Ord... e өө ee 10 10 As — „ *8 8 6 
м ж 21 +1 *b14 8 


T'elegraph Con. | 2 ` ee ee 
А, ә Dividends paid free of Income Тах, 


MARKET QUOTATIONS. 


Ir should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and easy шау ‘vary Scoording to quantities and other circumstances. 


Tuesday, November 16. 


7 9 
CHEMICALS, 4с. таю N 
a Acid, Oxalic , „„ „„ e per lb. ,. Id, deo. 
a Ammoniac Sal per ton 4110 £10 in o 
a Ammonia, Muriate {large тумай " 299 see 
a Bisulphide of Carbon {5 i К "E 
а Borax 00 eee one 99 #41 ooo Е 
а a Copper Bul ate Ыы qse woe 33 443 ee 
a Potash, Ohlorate . . per Ib, | b | сузе 
Perchlorate d ssa " ex^ ove : 
4 Shellac .. so. per ot. — 483 108. s. S ag 
а Bulphate of Magnesia — ...  ... per ton £18 n 
а Sulphur, uen TONO А Т 294 El dec 
Lum oee i ee ecc 97 ` £50 £i deo 
а 4 Boda, Chlorate м ae » per lb. ге г 
7 . .. рег 12 а 
а а Sodium ichromate, ‘casks per lb. dis X» 
METALS, &c. 
p Барра Metal I рег ton £95 to 4800 
с Brass (rolled metal 110 19” basis) per lb. 13 àd. dec. 
с „. Tubes (solid drawn)... sis " M93 to 1/64 2s 
n ire, basis ., eee e Т 1/24 34. dec 
e Copper Tubes (solid drawn) E" 1/7 oe 
c " "i ae "n per ton £1 : 
c LLI Sheet , ecc н £149 oe 
с е , £149 " 
d n , Bleotrolytic) Bars " £104 £8 inc 
d n » Am " 2143 : oe 
_d " Т Wire Rods. Т 6118 £3 inc. 
d »"n LI] H. C. Wire ee per lb, 1/21 i4. inc 
f te Rod өөө [T TT өөө op 8/6 PT 
f Sheet oe os 8/ eo 
п German Bilver Wire is 8/- Ж. 
А Gutta-percha, fine ... " 14J- to 16/ E 
№ 185 ber, Para fine ' уз 1/62 
i Iron Pig (Cleveland Warrants) .. per ton Nom. «es 
l „ Wire, galv. No. 8, P.O. a) i " £59 | DA 
| 4 Lead, English Pig <) eve one 97 7 £33 £4 bs. dec, 
g Mercury ... ... eee „ рег bot. £16 15s. to £16 - 
e Mica (in original cases) small . per lb. ' „ю 
€ „ » „ medium., " 5/- to 10% 
e | " large " | 12/6 to 25/- & ар ‚зө 
р Phosphor Bronzo, plain castings i 1/6 to 1/11 СЖ 
р 1 s rolled bars and rods ii 2/5 to 2/8 x 
p rolled 3 & sheet "o | 5 to 2/9 
d Siliolum Bronze W es... per lb. ini m 
r Bteel et, in oe е oo 1/8 one 
a Tin, Bloo (English) e „, рег ton £240 £20 deo. 
ire, Nos. 1 to 1 per lb. 4/9 RI 
n whise Anii Lotion Metali” ber tan s to £800 
Quotations рон by— 
а G. Boor & Oo. James & Shak 
c Thos. Bolton & Sons, Ltd. dre Till & 
d erick Smi . cp & Lowe. 
е К. W & Bons ‘Johnson & Nephew, 144 


1 Richard 
f India-Rubber Gutta -Percha ала n P. Ormiston & Sons, 
Telegraph Works Co., Lid. 55 
r W. F, Dennis & Oo. 


й 


Post Office Telephone Chares.— Messrs. Rashleigh, 
Phipps & Co., Ltd., wrote us recently saying that they were 
very much interested in an article which appeared in The 
Times on the 29th ultimo under the heading of '' Telephone 
Demand Withdrawn,” having undergone a similar experience. 
Some time ago they advised the London Telephone Service 
that the frm had been converted into a limited company, but 
beyond changing the style of the firm, business was being 
carried on on exactly the same lines as in the past. However, 
before the Department would agree to register the firm's 
correct title in the Telephone Directory, it sent in a new 
agreement for the telephone, Museum 2106, with a demand for 
a surcharge of £4, which the firm considered an unreasonable 
demand. The department insisted, and owing to pressure of 
work, the firm sent a cheque for £4. On the 18th instant a 
letter was received enclosing three new agreement forms for 
the other three lines, namely, Nos. 2107, 2108, and 2109, with 
demands for a surcharge of £12. 

In view of the withdrawal in the case of the Ideal. Films, 
Ltd., mentioned in The Times, the firm considered that it was 
not only entitled not to pay tlie £12 demanded, but also to 
insist on the return of the £4 ulready paid. 

Since then the Post Office has withdrawn the application for 
the new claims and has refunded the £4 already paid. 


German Magneto Invasion.— It is reported that large 
numbers of German magnetos are being imported into this 
country, at prices below the bare cost of materials to Ше 
British manufacturer, owing to the state of the exchange, and 
that British magneto works ure in danger of closing in conse- 
quence of this underselling. According to Mr. F. A. 
McQuisten, K.C.. who was to address a question to the Presi- 
dent of the Board of ‘Trade on the subject on Wednesday, 
7,000 British employés in the magneto industry are out of 
work and the rest are working half-time. As megneto manu- 
facture has been proved to be a key industry, steps to protect 
it are urgently needed. 
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THE SHIPBUILDING, ENGINEERING AND ELECTRICAL EXHIBITION.—IH. =~ 


(Continued from p. 615.) 


Messrs. FERGUSON, PAILIN, LTD., are exhibiting a very excel- 
lent display of switchgear. The main features are three cubicle 
sete—a truck type cubicle, an interlocked type, and a non- 
interlocked type. The truck type cubicle a number of 
features which will recommend it for sub-station work. The truck 
cannot be drawn out while the switch is in, and an arrangement 
comprising a bar, which runs along the top of the case and through 
the front of the truck, and & small padlock, enables the whole 
apparatus to be locked up, thus preventing unauthorised inter- 
ference. When the truck is drawn out, the bus-bar contacts are 
automatically covered up by slides fitting over the openings in the 
front of the bus-bar chamber, and all live parts are therefore out 
of reach from the front unless the partition is removed. The 
leading-in trifurcating box and feeder isolating switches are also 
in a separate compartment. The contacts on the bus-bars are of 
the split circular plug type, and the connectors are porcelain 
insulated plugs—this ensures a certain contact while any want of 
alignment is correoted by the flexibility obtained by fitting spring 
washers on the plugs. The wheels which run on steel rails are 
fitted with ball bearings giving ап easy-running movement. The 
oil switch fitted in this and other types of cubicle made by the 
firm has а no-volt release coil in quite a small box in front. This 
is a special feature permitting the releases to be fitted on any of 
the firm's switches after installation without re-arranging the rest of 
the gear. The overlcad release is very efficient, and if there is a 
short circuit in the line, the device acts immediately the contacts 
touch, leaving no chance of freezing in or welding the contacts. 
The tripping mechanism is so arranged that witha shunt trip 
coil the switch can be tripped with two ordinary primary cells. 
The ring-type current traneformer used is arranged with a porce- 
lain wall } in. thick between primary and secondary. The inter- 
lock cubicle is designed for operation by the inexperienced. Instead 
of separate handwheels for each operation—taking out oil switch 
апа feeder and bus-bar isolating switches—one handwheel is 
employed to carry out the operations in their proper sequence. The 
position is clearly indicated by a pointer on a dial fixed under the 
wheel. From the “ full оп” position the wheel gradually pulls out 


Fig. 3.—A 41,00)-AMPEBE OIL SWITOH. 


the oil switch and then the isolating switches, until the final point 
marked Door release is reached when the operation is complete. 
A number of oil switches for various purposes appear on the stand. 
Among these is a 4 000-am pere switch which has no fewer than 138 
contacts (fig. 3). All contacts are brought atraight through, and 
stems and nuts are not relied upon. Another switch shown is 
designed specially for furnace work where a quick “make” as 
well as break is required. Apparatus of several types appear on a 
board in the centre of the stand, and includes pillar type isolators 
capable of dealing with a pressure of 44.000 volta, a three-pole, 
1 000-ampere. and a 2,250.ampere single-pole switches, as well as 
remote-control switches. On the front of the stand is a motor- 
operated photograph exhibitor which releases а photograph every 
three seconds, and which can be stopped by a push-button control. 

MESSRS CAMPBELL X ISHERWOOD, LTD.—This stand has as main 
exbibits two small lighting and power sets. The larger is a 
15-Kw. generator direct-coupled to a “Robey” engine; the other 
has an output of 7) KW., and is driven by an Albion" portable 
engine The C. & I. electric hoist which is shown (fig. 4) is 
notable for its extreme simplicity of operation. The motor runs 
continuously, and is alwaya ready for immediate use The losd is 
raised or lowered by я simple downward or upward movement of a 
lever. Lowering sp2ed is limited by a centrifugal brake avoiding 
danger from a»celeration of the load. The reduction gears are 
machine out and noiseless and all moving parts are mounted on 
ball bearinga. The hoist works on the slack belt principle, avoiding 
the use of clutches. A range of electric hand-drills is exhibited. 
These аге in three sizes, the largest with a consumption of from 
80) to 1,500 watts (depending on the sizə of drill and material), 
the next size, 400-800 watts, and the smallest has a consumption 
of 409-600 watts. The motors are in all cases compound-wound 
and weather-proof ; all live parts are well protected, and the 


machines are fan-ventilated. The switch case and magnet frame 
are in one piece, and the cover forms a handle through which 
passes the spindle connecting the switch to a knob at the end 
Theswitch is constructed to give a quick " make" and “ break " 
action. The feed pressure is taken by ball thrust washers con- 
tained in the outer housing of the gear-case. Each machine is 
fitted with a breast-plate easily fitted on the removal of the feed- 
screw. А portable eleotric drill is exhibited consisting of a aingle- 


Га. 4.—“ C. & I.” ELECTRIC. HoisT. 


speed motor, carriage, universa] movement drill head, sliding shaft 
and switch. This is made in three sizes, and can be supplied with & 
three-speed gear and attachments for reaming, tapping and grinding. 
The power consumption of these drills is 1'1 Kw. for the smallest 
size, 1°64 Kw. and 3 Kw. Magnet io drill stands form another item 
of the exhibit; these are very adaptable to curved as well as flat 
surfaces. A great deal of ships' installation work is executed by 
Messrs. Campbell & Isherwood, and samples of the switchboerds 
made by them are on the stand. 

IGRANIC ELECTRIO Co., LTD.—The main exhibit is a 75-H.r. 
contactor panel intended for use in connection with ore unloading 
cranes. This has a load-discriminating device which ensures a 
regular motor speed, whatever the load. Series relays are fitted to 
prevent too rapid acceleration or deceleration. Dynamio braking 
is provided so that should the power fail the load would still be 
under control, and not thrown violently on to the brake. There 
are also a number of contactor panels for steel works service, such 
as the operation of screw downs, live rolls, racks, &c., these panels 
being of the magnetic lock-out type. There are in addition A.C. 


та. 5.—kaRanic CoNTAOTOR CONTROL GEAR. 


panels for ships’ plate-rolls and mangles, two panels for push- 
button control of machines, and automatic starters for printing 
machines with magnetic disk brake. The space occupied by this 
gear is very small and the moving parts are arranged to operate 
within a limited діліаосз reducinz wear to a minimum. Fig. 5 
illustrates a shunt typ» steel works contactor with butt contacts 
and magnetic blow-out, which is a feature of the exhibit, The 
special construction gives increased speed of operation, high contact 
pressures, accessibility, and low maintenance cost. 
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‘Messrs. Mavor & COULSON, Ltp.—One of the largest stands in 
the Exhibition has been taken by this firm, whose products are too 
well known to need much explanation. The stand is devoted 
practically exclusively to mining gear. Two underground con- 
veyors oocupy a large amount of space. One is a shaker conveyor 
consisting of a shallow trough or tray, in sections, supported on 
rollers. It is intended for use on inclined ways, and can be 
employed with advantage on small gradients. The “jigging.” or 
shaking motion is imparted by an electric motor, or by a compressed 
air motor. The electric driving gear is extremely compact*and 
robust. Under normal conditions, the power required varies from 
6 to 8 HP., but the standard gears are fitted with 15-H.P. motors. 
The whole of the motor and switch are completely enclosed. The 
reciprocating motion is communicated to a rocking arm through а 
crank and massive connecting rod with adjustable bearings. Among 
the advantages of this type of conveyor are quietness in operation, 
portability, small lateral space occupied by the trough, and the small 
height of the trough permits the use of the conveyor in the thinnest 


Fig. 6.—'' M. & C." Міхіхо TYPE SWITCHGEAR. 


workable seams. The other conveyor is of the endless band type. 
A number of coal cutters appear on the stand. These are of bar, 
disk and chain types. One of the latest developments of 
" M. & C." coal-outting machines is $n easy method of converting a 
bar cutter into a chain cutter, or vice versá, Originally this was 
effected by changing the whole of the front half of the machine, 
but the design has been improved upon to enable the change to be 
made by removing the “banjo” portion only. A great deal of 
mining switchgear is shown, and the adaptability of ironclad 
&witchboards is demonstrated. Fig. 6 depicts a typical mine in- 
stallation consisting of five panels built up with "M. & C." 
standard industrial units. А three-panel truck-type switchboard 
is included in the exhibit, as well as an extremely compact type 
of control pillar, housing controller, fuses, cut-off switch, resistanoe 
and ammeter ; all internal connections are made before the pillar 
lea тев the works. 


THE HART ACCUMULATOR Co.—This exhibit comprises a good 
display of many types of storage batteries, One of the exhibits 
consists of a battery of six cells, 21-plate type, in lead-lined boxes, 
suitable for central station work. Another set, suitable for 
country house lighting or small central stations, consists of 16 13- 
plate cells in glass boxes ; these have а discharge rate of 32 amperes 
for 10 hours, ог 54 amperes for 5 hours. А set of 28 ocells of the 
nine-plate type, suitable for small electric lighting installations 
and general purposes, is shown. In addition to these are numerous 
batteries for yacht lighting, telephones, wireless telegraphy, hand 
lamps, and for car lighting and starting. The various processes 
and stages in the manufacture of the plates, are illustrated by 
photographs and plates at varying pointe of production. 

THE RADIO COMMUNICATION Co., LTD.—This company exhibits 
an item of particular interest —namely, the 13-x w. '' Polar" ship's 
wireless equipment, shown in fig. 7. The transmitter is of the 
"switchboard" type constructed on the unit principle, and all 
regording instrumenta, adj ustment controls, &., are placed on the 
front of the switchboard panel, while the various elements of the 
high- and low-frequency oircuits are arranged behind it. Four 
standard wave-lengths are arranged for—800, 450, 600 (normal) 
and 760 metres, The emergenoy transmitter supplied with the 


set gives powers of 100 and 500 watts on the same wave-lengths. 
The receiver is of the triode-valve type capable of receiving spark 
or continuous-wave signals. The closed cirouit of the receiver is 
calibrated throughout its entire wave range of from 300 to 7,000 
metres for ease of tuning-in to an unexpected signal. Communi- 
cation up to 300 miles between ships is guaranteed with this 
apparatus. An automatic starter is fitted and controlled hy 
“start” and "stop" push-buttons. The mechanism is of the 
multiple finger type, resistance being cut out in four successive 
stages. The low-frequency transformer is rated at 1} Kw. at 500 
cycles per second. The input voltage is 200, and the output is at 
10,000 volts. The primary inductance is built up from thin copper 
strip in the form of a flat spiral ; the eddy currents set up are thus 


| 
| 


dl 

ШШ) 
ORAE Iz 
ТАТТИ 

ТП, | 
| t ceat 

н ШИ! | 
ИЙИШИ 
Von HT | 


— — 


Fic. 7.—'" Poran " 14-Kw. Sulp's WIRELESS EQUIPMENT. 


extremely small, and the wave may bs continuously varied between 
the minimum and maximum limits. The emergency set is operated 
by the same Morse key, а chenge-over switch, which contains а 
contact starting up the emergenoy motor-interrupter, being pro- 
vided. In addition to this, the firm shows a 5-kKW. continuous-wave 
set for passenger boats requiring long range communication ; a 
3-KW. lifeboat set with rotary interrupter and a + Kw. Polar 
set on the same lines as the 1j Kw. emergency set. Мапу 
types of instruments are exhibited, inolüding an automatic 
" call" apparatus, which will only respond to the ship's call sign 
or the 8.0.8. signal; a Townsend wavemeter in which the 
oscillatory circuit oondensers are fixed, and the wave-length 
adjustment is made by means of a variometer, as well as a Kal - 
ilotron" c.w. oscillator, Turner" valve relays, amplifiers, 
valves, &c. 

Messrs. DAVIDSON & Co, LTD., Belfast.— The apparatus 
exhibited by this firm includes a marine forced-draught set, con- 
sisting of a Sirocco forced-draught fan, 35-in. diameter, direct- 
coupled to a Sirooco 4 in. х 4 in. enclosed double-acting, forced- 
lubricated engine. This set, which supplies the air to special 
furnace fronts through a pre-heater arranged in the boiler up-take, 
has a capacity of 5,000 cb. ft. per minute at 23-in. watergauge 
pressure. For the ventilation of ships the Sirocco fans are of high 
efficiency and of small size in comparison with their volumetric 
capacity, and during the war over 8,000 of these faus were supplied 
to the Navy and the mercantile service for this purpose alone, 
Messrs. Davidson & Co. are showing one of their marine combina- 
tions suitable for placing on the exposed boat deck. It consists of a 
20-in. diameter Sirocco exhaust fan direct-coupled to a watertight 
type motor by the Sunderland Forge and Engineering Oo. The 
firm’s exhibit is not confined to shipwork alone, as its products are 
extensively used in shipyards and engine works, Thus a Sirocco 
air washer, which has been supplied in numbers for cooling elec- 
trical machinery and for furnishing clean air to compressors and 
buildings, is shown in operation. The washer in question is 
capable of dealing with 8,000 ob. ft. of air per minute, which, by 
passing through a thick bank of very fine spray, is thoroughly 
cleansed of its impurities, and after passing through the serubber 
and eliminator plates, is delivered by the fan in a very clean condi- 
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tion, and without containing any free moisture. In machine shops - 


it has met with great sucoess. A Siroooo steam-heater unit, suit- 
able for low-pressure steani, is on exhibition on thestand. An 
induced-draught set exhibited is 80 in. in diameter, and is direct- 
coupled to an enclosed-type engine made by Messrs. Ashworth 
and Parker. TENE 

High-pressure fans for blowing cupolas and forge fires are aleo 
represented, one of these being used in connection with that 
interesting phenomenon of the suspended ball, which has caused 
many visitors to speculate as to the reason an ordinary football 
remains stationary in the blast of air emitted by the fan. 

The Sirocco mine fan is well known. and a model of this fan is 
also to be found on the stand. The model represents the double- 
inlet type of fan, and is arranged for the reversal of air current, 
which is very olearly shown in this exhibit. 


THE LEEDS ELECTRICAL CONSTRUCTION Co.— This company has 
a good show of electric furnaces, rivet heaters, &o. A number of 
these furnaces were described at some length in a recent issue of 
the ELECTRICAL REVIEW. The types shown are rotary furnaces 
for carbon and alloy steel, tilting type for non-ferrous metals, &o. 
The rivet heaters include portable and stationary patterns. An 
example of the R.H. 3 type appears (fig. 8); this is capable of heat- 
ing all sizes of rivets up to and including j-in, diameter, and has 
an average capacity for four rivets per minute. In this heater 
the rivets are fed into the furnace with the shank-end foremost, 
and are automatically discharged at the other end. This is effected 


Fic. 8.—AUTOMATIO ELECTRIC RIVET HEATER. 


by the rotation of the cylinder, which can be adjusted to give the 
desired output. The gear for controlling the motor and current 
input is mounted on a panel situated for convenient and easy 
control. An automatic temperature regulator, consisting of a 
thermostat and circuit-breaker can be supplied with thistype. The 
time taken for the heater to reach its maximum temperature from first 
awitching on is approximately 25 minutes. The heating chamber 
is constructed of refractory materials capable of withstending 
temperatures up to 1,600° C. without softening or distortion, and 
the heating element consiste of a winding of special alloy wire. 
This is a totally British invention. | 

CALLENDEBR'S CABLE AND CONSTRUCTION Co., LTD.— The range 
of productions exhibited by this firm is very comprehensive. 
Sections of numerous cables of the firm's manufacture make a very 
interesting display; all types—peper, rubber, and bitumen 
insulated, high and low pressure, and various arrangements of con- 
ductors, are shown. Cable accessories of all kinds are included, such 
as joint boxes, fuse boxes. pillars, &c. Wall insulators of porcelain 
containing oil chambers for E.H.T. work, make an imposing feature. 
The ' Kaleeoo " wiring system, with ite accessories, is included in the 
exhibit, as well as a small motor-driven pump, an electric hoist, 
and samples of " Kalanite" moulded insulation. 

Messrs. MARRYAT & PLACE.—Lifting magnets and a welding 
machine form the most important parts of this stand. Demon- 
strations are carried out on the welding machine showing great 
ease and efficiency of operation. This machine is designed to deal 
with mild steel up to -in thickness. А new roller spot electrode 
is used in conjunction with the apparatus; this can be used in 
place of rod electrodes. The lifting magnets shown include a 
Standard "B" type magnet, operated by an improved oon- 
taotor pattern of control gear. This magnet can deal with 500 tons 
of steel rails per day at the cost, it is stated, of about 2d. per hour 
for power, The master switch is of very robust construction, and 
is provided with three positions—"lift,” “off,” and “drop”; it 
takes up a small amount of space, and can be fixed in any con- 
venient position in the crane-cab without interference with the 
crane controllers. With the switch in the off position a dis- 
charge resistance is put across the magnet terminals, and in order 
to make the magnet release its load smartly, a small reverse current 
is put through the magnet by placing the switch in the "drop" 
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THE INSTITUTION OF ELECTRICAL | 
ENGINEERS. i 


SourH MIDLAND CENTRE. 


AT Birmingham, on November 3rd, the chairman of the above 
Centre, Mr. F. Forrest, M.I.E.E., delivered an address, of 
which an abstract follows :— 

From a purely engineering point of view, the Electricity 
(Supply) Act, 1919, wisely administered, is likely to prove an 
important means towards national industrial progress. The 
resultant economy consequent upon the concentration of large 
and economical generating plant will go far towarda counter- 
acting the effect of the recent heavy increases in the price 
of fuel and labour upon Ше selling price of electricity. As 
an indication of what may be found possible in the direction 
of waste heat utilisation, in а paper read before the Institu- 
tion recently, Mr. S. H. Fowles stated that the amount of 
blast-furnace gas which was at present either being entirely 
wasted or used in а very wasteful manner in this country 
had a heat value equivalent to 750,000 kw. Furthermore, 
the Water Power Resources Committee of the Board of ‘l'rade 
in а recent interim report on the water power available 
showed that although only nine sources of water power in 
Scotland had been investigated up to the present, they were 
calculated to yield a total of 183,000 KW., whilst a good case 
could be made out for the immediate development of a further 
300,000 KW. | | | i 

Although owing to the present difficult financial situation 
the full development of the.national scheme as outlined in 
the Act may be considerably retarded, it will not be inap- 
propriate jus& now to consider some of the engineering ques- 
tions to which the Act will direct special attention. 

The type of prime mover chosen for use in the generating 
stations will be that which under normal working conditions 
gives а maximum of economy, reliability, and convenience 
for а minimum investment of capital. As far as our present 
knowledge goes the high-pressure steam turbine fulfils there 
conditions best, and is, therefore, likely to be adopted. The 
size of each individual unit is not likely to exceed 40,000 KW. 
for single generators, owing partly to difficulties of transport, 
but also because the increased economy with larger sets will 
be very small, and this is more than offset by the additional 
risks incurred due to a smaller number of units being in- 
stalled. A safe rule to adopt would be that the size of the 
largest generator installed should not exceed in capacity 920 
per cent. of the maximum load on the system it supplies, 
and spare plant equal in capacity to the largest set installed 
must be provided and kept available for immediate service. 
'[he first and chief consideration must be continuity of supply, 
and unless some such limit is imposed on the size of the 
unit, too great a striving after the lowest possible costa may 
lead to grave embarrassment in case of breakdown. The trend 
of modern engineering in its search after economv is towards 
still higher steam pressures and increased superheat. Some 
of our largest new stations are to run with steam pressures 
as high as 350 lb. per sq. in. with a total temperature of about 
700 deg. F., whilst at one large station now approaching com- 
pletion it is proposed to reheat the steam between the H.P. und 
L.P. cylinders of the turbines. The present is, as it were, a 
transition period in the design of the modern power house. 

Gas firing of boilers is at first sight an exceedingly attrac- 
tive proposition. It cannot be too clearly stated that every 
process of coal distillation for boiler firing involves con- 
siderable heat losses, and the extra heat lost must be com- 
pensated for by the production of by-products or substances 
of greater value than the heat so lost. Unfortunately this 
is not the case even with the present high price obtainable 
for the by-products, so that gas firing, with its promise of 
higher boiler-house efficiency, is not vet a financially sound 
proposal. 

The efficient burning of low-grade fuels has been made 
possible by improvements in the design and arrangement of 
mechanical stokers and furnace brickwork, and also bv the 
gradual introduction into boiler houses of men of superior intel- 
ligence supervised by expert steam engineers. These men are 
now greatly assisted in carrying out their work by various 
accurate instruments, and we are hopeful that shortly it will be 
possible to replace the CO, indicator with an instrument for 
indicating accuratelv the excess of oxygen in the flue gas, 
which is what we really want to know. Further elasticity 
in the working of the boiler house might be obtained by sub- 
dividing the overliead coal bunkers into two unequal parta, the 
larger part holding fuel of average quality for use during 
periods of light or moderate loads, and the smaller part hold- 
ing fuel of better quality for use during periods of heavy 
load or in case of emergency. 

Even with the most economical plant the over-all thermo- 
dynamic efficiency of the big generating stations now being 
considered is not likely to exceed 20 per cent., when running 
with а load factor of 40 per cent. "This is а great advance on 
what is being accomplished to-day in our &maller and older 
stations, and it will be found very difficult in everyday 
practice to greatly improve this efficiency whilst steam 18 
used as the working substance. It is as well to point out that 
in the average public supply gasworks the gas in the holder 
only contains 25 per cent. of the heat energy of the coal from 
which it is obtained. Whilst electricity can be utilised for 
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power production at a constant efficiency of about 90 per 
cent., gas can only be utilised for the same purpose at an 
effüciency of, say, 25 per cent. when the gas engine is new, 
and at а very much lower figure when it is old. In comparing 
the relative thermal efficiencies of gas and electricity for the 
production of power, we see that in the case of electricity the 
punc loss is incurred in the generating station, and is 

rne by the supply authority, whereas in the case of gas 
the principal loss 1s incurred in the gas engine, and is borne 
by the consumer. Perhaps it is largely because of this fact 
that (according to Sir Dugald Clerk) the whole of the towns' 
gas industry in this country only supplies about 448,000 
B.H.P. of gas engines, which is a mere fraction of the total 
Н.Р. of motors connected to the mains of our public electricity 
supply undertakings. 

The outstanding features of the design and arrangement 
of the controlling switchgear which will be installed in the 
large stations of the future will be safety and absolute 
simplicity. Current limiting reactances, so arranged that 
every main switch in the station will be capable of satisfac- 
torily breaking the maximum short-circuit current of the 
circuit which it controls, are likely to be adopted. The pre- 
judice against the use of reactance for the main switchgear 
which has undoubtedly existed hitherto, is giving place to 
a better appreciation of the benefits accruing from its use. 

Both safety and simplicity are increased by keeping the 
number of circuits connected to the main busbars down to 
the absolute minimum. For instance, if there are six genera- 
tors installed in the station the number of circuits connected 
to the main busbars should not generally exceed eighteen, 
viz., six generator circuits and twelve group feeder circuits, 
each of the latter supplying through current-limiting react- 
ances a sub-busbar to which a group of feeders would be 
connected. 

With the increased size of the new electricity districts, 
feeder and transmission line voltages are likely to be much 
higher than the standard pressure of 33,000 volts adopted 
by Manchester and Birmingham for their new stations. For 
pressures over this amount three-phase trunk feeders will 
probably each consist of three single-core, lead-sheathed cables, 
the copper conductors being stranded over & hemp core 
to increase their diameter with a view to reducing the 
potential gradient. We may be sure that British cable manu- 
facturers will be ready to supply E.H.P. cables when required, 
and guarantee their satisfactory working. I am assuming, 
as I hope will be the case, that all main transmission feeders 
will be placed underground (full advantage being taken of 
the compulsory wavleaves provided by the Act), and only 
а к transmission lines of secondary importance placed over- 
head. В 

Although probably not more than 10 per cent. of the output 
of the big stations will be used for purely domestie supplies, 
I want to refer particularly to a means for giving this class 
of supply from = sub-stations connected to the main k. H. p. 
distributing system. For small г.р. domestic supplies D.C. is 
on the whole more satisfactory than A.C., apart altogether 
from the larger question of power factor, and the fact that for 
equal declared pressures А.С. 18 at least 41 per cent. more 
dangerous to touch or handle than р.с. The latter point is 
of special importance now that so much portable apparatus 
is being introduced into the modern household. Low-pressure 
A.C. can at present, however, be supplied to small consumers 
more cheaply and economically than р.с., because with the 
former step-down static transformers with an efficiency of 
about 98 per cent. are employed, and require no regular 
attention, whereas with D.c., rotary converters must be used 
having an efliciency of about 92 per cent., and requiring con- 
stant skilled attendance. Entirely automatic rotary con- 
verter sub-stations have been working with considerable suc- 
cess for some Years in the United States, where labour costs 
are even higher than ours, but I cannot believe that this 
method is likely to meet with much favour in this country. 


The ideal towards which we are working is a completely . 


automatic and static sub-station for converting E.H.P. three- 
phase А.С. into low-pressure D.C., with an overall efficiency 
approaching that of the modern transformer. The remark- 
able development during the last few years of the mercury 
vapour rectifier for sub-station work in sizes up to 500 Kw. 
each, has brought us much nearer to our ideal, and I believe 
it is apparatus of this character which will be adopted for 
small traction and lighting sub-stations in the future. As 
un indication of their successful operation, rectifiers having 
an aggregate capacity of 55,000 KW. have already been sup- 
plied, or are under construction, in Switzerland. A 250-kw. 
set, 1 hope, will be working this winter in Birmingham. 1 
have seen these large rectifiers in. course of manufacture at 
Baden, and witnessed them in operation on both traction 
and lighting systems, working alone or in parallel with rotary 
converters, and was impressed by their noiselessness, the 
sinall space occupied, and the fact that they require no 
regular attention. "They are insensible to variations in fre- 
quency, their regulation or voltage rise between no load and 
full load can be adjusted between 5 and 17 per cent., and 
their overall efficiency, including the step-down transformer, 
is about 93 per cent. at 500 volts, and their efficiency is 
practically constant at all loads. In first cost they are 
cheaper than rotary converters, and they can be installed in a 
less expensive building. One disadvantage is that the are 
(and, therefore, the b.c. supply) is not self restoring after 


an interruption of the А.С. supply, but has to be restarted by 
means of а small ignition arc temporarily set up between 
an electrically controlled steel rod plunger and the mercury 
bath cathode. It is, however, not difücult to foresee that 
when a fully automatic sub-station is required, some simple 
instrument of the relay type will be devised to restart a 
rectifier, and connect it to the busbars after the А.С. supply 
has been restored. | 

The work of electrical engineers is expanding daily as new 
discoveries аге made or more efficient methods devised. It 
is а splendid tradition of our profession, which we must all 
faithfully observe, that particulars of апу new knowledge 
gained shall be published and made known for the benefit 
of all. and the proper channel for the dissemination of such 
knowledge is through the Institution to which we all have 
the honour to belong. 


NORTH-EASTERN CENTRE. 


Ат Newcastle-upon-Tyne, on November 8th, the chairman of 
the above Centre, Mr. J. R. Beard, M.Sc., M. I. E. E., delivered 
an address at the first meeting of the 1920-21 session, choosing 
as his subject Post-war Conditions and Developments, with 
particular reference to the Electricity Supply Industry." 
There follows an abstract of the address :— 

Mr. Beard referred to the exceptional circumstances of the 
times, and drew an analogy between the presept times and 
those which followed the Napoleonic wars. He reviewed the 
industrial position at some length before turning to the more 
particular subject of his address—electrical problems. He 
urged the supreme importance of national recovery, and said 
when it was viewed from the material side, it was apparent, 
both from & study of economics and from the experience of 
other nations in the past, that the most important factor in 
quickly raising the burden of taxation and restoring national 
wealth was some special development of applied science. The 
general application of steam power to industry was the main 
source of England's recovery from the after effects of the 
Napoleonic wars. To what should one look for similar assist- 
ance to-day? Beyond the bare possibility of the discovery of 
the key to the almost unlimited energy locked up in the atom, 
only two main sources were in sight: scientific organisation of 
production and the closely allied question of the general appli- 
cation of electric power. "There was no doubt but that in the 
electrification of industry this country held a natural advan- 
tage, due to the low cost of distribution resulting from its 
dense population, its relatively small area, and the absence of 
the necessity for expensive long-distance transmission. During 
the abnormal growth of certain industries in the war period, 
it was estimated that 95 per cent. of the new mechanical 
power was applied through electric motors, while in 557 under- 
takings the average increase in plant capacity was 101 per cent. 

With regard to the question of the adjustinent to post-war 
conditions, the Chairman emphasised the fact that both the 
actual and relative values of various materials апа labour had 
appreciably changed. He quoted figures by Mr. Frank Walker 
(published in the Beama Journal), referring to the in- 
fluence of the war on costs, and added approximate figures of 
his own as being of direct interest to those engaged in the elec- 
tricity supply industry. From his figures the following general 
conclusions might be drawn :—(1) Transmission and distri- 
bution of electricity were relatively favourably situated as re- 
garded materials due to the comparatively low increases in cost 
of copper and lead. (2) The electricity supply industry bene- 
fited from the small amount of unskilled labour emploved. (3) 
It had been affected by the changed conditions no more than 
the gas industry which was its rival in the domestic field. (4) 
The relative proportions of capital costs, labour and fuel were 
approximately the same as they were pre-war, but due to in- 
creased rates of interest, capital charges were relatively greater. 
(5) Revenue had not increased by anything like the same pro- 
portion as the working costs, due to a large proportion of the 
capital employed having been expended in pre-war times. 
This difference must, however, gradually become smaller since 
the pre-war plant was steadily wearing out, and all repairs. 
renewals and replacements must be carried out at post-war 
values. Economy in generation could be sought in at least 
eight directions :—(1) Increased use of plant; (2) reduction in 
the proportion of spare plant for overhaul and stand-by; (3) 
utilisation of all available forms of waste energy; (4) reduction 
in capital costs per kilowatt; (5) reduction of operating 
expenses; (6) improvement in thermal efficiency; (7) utilisation 
of low-grade fuel; and (8) combination or co-operation with 
other allied industries. The first six headings depended upon 
supplying the requirements of each industrial area from а 
single unified system, while on the most cursory examination 
the same could be said of the remaining two. The first re- 
quirement of a unified system: was a general network of mains 
of the same frequency, but not necessarily of the same volt- 
age. covering the entire industrial area und so much of the 
agricultural fringe as could be conveniently incorporated with 
it. The natural development of the unified network was the 
concentration of generation on the most suitable sites. using 
the largest units of plant. Advantages immediately accrued 
under headings (4), (5) and (6) due to the mere increase in 
size, while further advantages could be obtained under (6), (7) 
and (8) from the more skilled and specialised design and super- 
vision which could be afforded by a large »odertaking. The 


| Vol. 87. No. 2,243, Novemszr 19, 1920.] THE ELECTRICAL REVIEW. 


669 


six ways of improving economy were interdependent and, in 
consequence, the design of such a station was one of the most 
interesting problems in modern engineering. Perhaps the 
most fundamental problem was to form the correct balances 
between capital charges and running expenses on the various 
sections of the plant, and by far the most important balance 
was that involving the thermal efficiency. MP 
The Chairman submitted. a diagram, fig. 1, showing the 
adaitional capital expenditure that it was economieal to expend 
in order to save 1/10 lb. of coa], per unit, taking into account 
load factor. cost of coal, and rate of.capital charges. For 
typical present day figures of 40s. per ton for coal and 124 per 
cent. for interest and depreciation, the maximum additional 
capital was £6.3 at 100 per cent. load factor, or £3.15 at 50 per 
cent. load factor. During the last few years, progress had 
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been made in cable manufacture, and most makers were pre- 
pared to supply cables for a working pressure of 44,000 volts, 
while 55,000-volt cables were being made commercially in small 
quantities; there was a general expectation of carrying the 
maximum pressure to 66,000 volts. The co-ordination of rail- 
way electrification with general power supply would have a 
great influence in facilitating the development of transmission 
systems. m MESES б А 

Considering how capital charges оп the distribution network 
might be reduced, the speaker suggested various methods, sum- 
marised under seven headings: (1) Revision of regulations and 
of antiquated safety precautions; (2) increased use of non- 
duplicate or semi-duplicate supplies; (3) increased use of ever- 
head lines; (4) reduction of unduly high factors of safety of 
cables and overhead lines; (5) maximum use of the carrving 
capacity of the mains; (6) reductions in the amount of switch- 
gear; and (7) savings on buildings. 

With regard to safety they had erred from too great caution, 
and it was time that the regulations were thoroughly revised. 
He understood that steps were already being taken by the In- 
stitution, at the invitation of the Electricity Commissioners, to 
consider what changes were desirable. It was surprising to 
what extent unnecessary switchgear was installed. One im- 
portant direction in which improved economy could be ob- 
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tained without capital expenditure was by concentrating the 
attention of the station operating staff upon the boiler-house 
апа by increasing the technical skill of those responsible for 
supervising the burning of the fuel. As regarded the problem 
of combination or co-operation with other allied industries, 
most of it was in connection with low-temperature carboni- 
sation of coal previous to its being burnt under the boilers, the 
object being to obtain the valuable by-products. In other 
directions mutual economy was possible by interworking ; with 
the gas industry, with electric vehicle companies, such as that 
recently formed in the Newcastle district, and with certain 
electro-metallurgical industries, and with schemes for public 
supplies of hot. water. | 

In this country there had been hitherto little high-pressure 
transmission, as with cheap coal and relatively poor water- 
power resources 16 had been economical to generate in 
proximity to the load. While loads were small, it was unneces- 


sary to use pressures in.excess of those which could be taken 
into industrial sub-stations direct. But that stage had already 
been passed in some areas. It was quite usual when a nons 
duplicate supply was given to find a switch on both ihe high 
and low-pressure sides of the transformer, when it was obvious 
a switch on the high-pressure side was. sufficient. When it 
came to duplicate-supply sub-stations for important consumers, 
the cost of switchgear was a serious item. The, need for the 
usual arrangement was very remote, and he suggested а sim- - 
plified arrangement shown in fig. 2, which reduced the number 
of switches from five to three, and lent itself to an arrangement 
of balanced-protective gear which included the whole of. the 
switchgear, whereas in the usual arrangement the switches 
and busbars could not be protected without considerable com- 
plication. Ава result of the protective arrangements the new 
scheme permitted of the use of lighter and cheaper switches 
for controlling the transformers, since if, due to a specially 
severe fault, they should fail to clear, the fault would be no 
more serious from the system's 2 gon of view than the failure 
of а cable, and would be cleared by the high-rupturing capa- 
city switches on either side. Due to the reduction both in 
number of switches and in the average пш capacity, ihe 
oraal] cost of the switchgear should be reduced to practically 
half. 

The questions of industrial and domestic tariffs seemed 

urgently to require a settlement, and he suggested that the 
Institution might usefully call a conference of associations re- 
presenting the various groups of electricity supply authorities 
with a view to an agreed standardisation of these tariffs. 
- Referring to the provision of capital, the Chairman said that 
to induce a flow of the necessary capital a satisfactory return 
proportioned to modern conditions must be assured, and it 
seemed illogical to refuse permission to raise maximum prices 
until hardship had been proved, based on pre-war rates of in- 
terest. In conclusion, the speaker spoke of the importance and 
need of co-operation, and concluded with the words: ‘‘If we 
are equal to the task and can raise this country to 4 high level 
of electrical development, we shall be amply repaid both ру ita 
effect on the prosperity of the industrial life of the country 
and by the assistance which it will afford to our electrical 
manufacturing industry in obtaining a worthy share in thc 
inarkets of the world.” 


REVIEWS. 


The Engineering Inquiry (Electrical and Mechanical). B 
Y THoMPsoN. Pp. 367. London: Simpkin, Marshall, 
Hamilton, Kent & Oo., Ltd. Price 7s. 6d. net. - 


This k is not intended for, and is not needed by, the 
expert engineer specialising in some particular branch of engin- 
eering, but is more for officials who are responsible for the pur- 
chase of numerous widely varying types of apparatus or 
machinery used in general mechanical and electrical engineer- 
ing work. Purchasing and selling engineers, estimating clerks, 
agents, and managers will find that the book will greatly assist 
them to eliminate the continual loss of time and money due to 
much cross correspondence, by helping them to specify, in 
the first instance, in their inquiries, the full information needed 
by manufacturers or sellers, for prompt and efficient tendering 


purposes. 

It is well known that preliminary inquiries for engineering 
material are seldom put into such a complete form as to be 
answerable without delay and expense; and it is generally 
agreed that preliminary interviews with customers are designed 
invariably by manufacturers for the p se of obtaining com- 
plete information as to possible specifications. It is only 
when such information has been obtained that the seller or 
manufacturer can closely estimate on the best or most suitable 
apparatus he can Offer, to meet the various conditions desired. - 
In most cases it is felt that the prospective. buyer or his en- 
gineer could readily submit a complete inquiry in the first 
Instance, if he were prompted as to the full information 
desired by the seller or manufacturer, and the aim of the book 
18 to try and do this promptly. 

The electrical side of the book appears to be more advanced 
than the mecbanical, but as the book is not by any means 
complete, and is not likely to be for some dime, considering 
the amount of general information required for such а book, 
subsequent editions will no doubt be revised and supplemented. 

The book might be improved by adding a few typical speci- 
fications in full, and by leaving the index portion free from 
advertisements. | | 

The compiler is to be congratulated upon the large amount 
of really useful information, and the number of promptings 
contained in this little book.—E. Р. 2 


Direct Current Motor and Generator Troubles, Operation and 


Repair. By Taro. S. Ganpy and Evyrr C. 5$снлснт. Pp. 
ы, sA fis. London: McGraw-Hill Book Co. Price 
5s. net. 


In an appreciative introduction, Dr. C. P. Steinmetz de- 
scribes this book as a biology, pathology, and therapy of the 
electric machine.“ It contains a great amount of thoroughly 
practical information, most of which is fairly well known to 
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experienced electrical engineers, but which, so far as the 
reviewer is aware, has never before been collected into so 
handy and compact a form. 

The authors never depart from the subject they set out to 
deal with, and all sections are clear and interesting. The 
sections comprise types of D.C. machines, erection and assembly 
of dynamos and motors, starting and operation of p.c. 
machines, D.C. switchboards, troubles and their remedies, tests 
and repairs. 

The chapter on erection and assembly is noteworthy for 
giving clear and systematic instruction in handling all parts 
of machines. This work 18 often left to semi-skilled men. who 
devise their own methods as occasion arises. The reviewer 
is of the opinion that a simple course of instruction for work- 
men based on Messrs. Gandy and Schacht's notes would well 
repay many British firms. | 

Other subjects which are dealt with in a specially interesting 
and useful way are commutation and brushes, while the safetv 
rules given at the end of the book could hardly be improved 
upon. 

The illustrations are excellent. but the complete wiring 
diagrams, as distinguished from the line diagrams, are some- 
what difficult to follow. 

It is somewhat unfortunate that the authors did not include 
A. C. machines in their treatment of the subject, as most of the 
work is applicable to both А.с. and D.c. machines: and a slight 
extension would have made a very general treatise of reference. 

The book should be greatly appreciated bv the great army 
of engineers who dread mathematical symbols, as the small 
amount of theory included is of the sinplest description. It 
would also be an excellent text book for the practical side of 
a works training scheme.—C. W. M. +; 


Lignes Electriques Aériennes. Ву P. BERGEON апа A. CASTEN. 
| p. 240; 96 figs., and 3 plates. Paris: Albin Michel, 
22 Rue Huyghens. 1920. Price 12 fr. 


This book is one of a series the Bibliothéque de l'Ingenieur 
Electricien published under the direction of Prof. Barbillion, 
Director of the Polytechnic Institute of the University of 
Grenoble. The book is one intended for the use of the 
practical man and the student, and is written by шеп in 
close touch with recent developinent. 

The first chapter sturts with the factors which determine 
the calculation. of the percentage loss taken with refer- 
ence to the energy delivered at the point of departure, and 
the percentage drop in voltage based on that at the receiving 
end of a line. It is pointed out that although in an alternat- 
ing current circuit the voltage drop depends not merely on 
the resistance, but is also a function of the power factor of 
the working load, of the radius of the conductor, and of the 
distance apart of the conductors, yet in the cases usually 
met with this percentage drop in voltage does not differ 
materially from the percentage energy loss. This point is 
demonstrated a few pages later. The useful factor is the 
percentage voltage drop, and not so much other voltage 
relations. Methods are given for the calculation of line 
reactance, and useful approximate methods are given. The 
advantage of subdivision when considerable current capacity 
is required is demonstrated. The influence of Kelvin's law 
on the choice of section of the conductor is noted, and some 
factors in the choice of voltage are given. Н is pointed out 
that 15,000 volts is about the maximum distribution voltage 
desirable, when small transformer posts are concerned and 
simple apparatus is desirable. 


Chapter II starts with the mechanical factors; lines on the | 


level and on a, slope; the effects of wind pressure. of snow 
and ice, and temperature variation, are then dealt with. The 
French Government regulations are bused on a pressure of 72 
kg. per sq. metre (15 lb. per sq. ft.) on the projected section 
of the conductor. A factor of safety of 5 is necessury accord- 
ing to these rules when crossing roads or passing houses, 
and 3 elsewhere. A calculation is given of a 240-metre span 
across the Rhone. The calculation of voltage drop is dealt 
with in some detail, and an example given. The mutual 
induction of two circuits, and the ellect and practical calcula- 
tion of the capacity of a line are then dealt with, and a table 
is given showing the maximum densities desirable for copper 
and aluminium conductors. 

The fourth chapter deals with the materials used as con- 
ductors. Besides copper and aluminium the authors con- 
sider that there is scope for galvanised iron or coppered steel 
for short, low-powered lines. In general aluminium comes 
out cheaper than copper, the variations in the price of the 
former being also smaller than those of the latter. With 
regard to aluminium. it is stated that practical experience 
shows that the deposits of snow and ice do not depend on 
the diameter of the conductor. It is urged that above 50,000 
volts aluminium has a distinct advantage when allowing for 
atmospheric discharge losses. А list of some of the French 
power companies using aluminium is given. About 400 miles 
are in use in the neighbourhood of Grenoble. No mention 
is made of steel cored aluminium, which is now used to a 
material extent in Germany and in the U.S.A. 

Chapter V deals with insulators; glass and porcelain are 
compared: the lower price of the former is noted. Further 
space could have heen given with advantage to suspension 
insulators for very high voltage, an illustration of a Vedovelli 
chain does not show the type of insulator usually associated 


with the makers in question. Electrical and mechanical 
tests are then dealt with. The losses at insulators from con- 
duction, hysteresis, surface leakage, and capacity charge are 
briefly touched upon. For cementing pins Portland cement 
is preferred, sulphur and litharge are condemned. 

The next chapter deals with supports, the minimum height 
of which depends on the maximum sag at summer tempera- 
ture and clearance from the highest point of the ground. In 
France along public roads this clearance is 6 metres, 8 metres 
at road crossings, and 7 metres from rail level when crossing 


railways. The three usual methods of arranging pin insulators 


for three-phase circuits are shown, the superimposed, the 
upright triangle, and the sideways triangle are shown. The 
calculation of strain on supports is given. It is pointed out 
that if the line breaks on a straight line, the bending of the 
support relieves the strain. The different preservatives for 
wood poles are dealt with. A simple method is given for the 
calculation of poles to the French regulations. Twin poles, 
stay poles, stay wires, and anchorages are touched upon, stay 
wires are rarely used in France. Several types of armoured 
concrete poles are described, then I section and channel 
section steel, and tubular poles. House brackets and brackets 
supporting short uprights are largely used.in France, the 


latter often being used in the Alps to carry high tension 


mains over the eaves of houses. Thirty-six pages are devoted 
to lattice work supports and their calculation, the illustrations 
show supports for pin type insulators only. To reduce the 
inconvenience of painting, the upper part of such supports 
are galvanised. Some graphic diagrams are shown, and an 
example of a 200-metre river crossing is worked out and 
illustrated with a folding plate. Practical notes on the lay-out 
of overhead lines are given in the next chapter. In France 


а usual span for wood poles is 35 to 45 metres, and with steel 


supports 100 metres; practical notes on the pegging out and 
erection of supports are given, and then come notes on 
jointing, branches, and inlets. Road and railway crossings 
are dealt with, and а short section is given on lightning 
protection; more details could perhaps have been given with 
regard to this latter. Difficulties with horn arresters are 
noted, and the controversy regarding the use of a super- 
imposed earth wire is mentioned. 

In the last chapter notes are given on the testing of lines 
and the location of faults. An appendix gives extracts from 
the French regulations. 

The authors in their examples and notes have very largely 
relied on the practice current in the French Alps. In the 
book there is almost an entire absence of that undigested 
scissors and paste which is such an objectionable feature in 
many modern technical books. Most of the notes given 
apply to lines up to 70,000 volts, that is to say, of a character 
most likely to be dealt with in the British Isles in the near 
future. No attempt is made to enter into elaborate explana- 
tions of phenomena or formule, and the calculations are of 
a simple character. 

It might be noted that as a large proportion of the technical 
words are nearly the same as in English, and the text is 
written in short sentences. the book can be understood by 
those who have only a moderate knowledge of French. 

It is understood that amended regulations for the erection 
of overhead lines will be drawn up very shortly, and it is 
well known that those which exist, and Ше policy which has 
been adopted in the past by the B.O.T., have not been 
favourable to the development of overhead transmission or 
distribution in the United Kingdom. Аз this book has been 
written by practical men in а country where probably well 
over thirty times as much overhead mileage has been erected 
as there exists here, the perusal of this interesting little book 
is to be commended to those who will be responsible for 
the drawing up of the regulations, and for the departmental 
supervision of overhead lines when erected.—T. R. 


Electric Wiring. By W. S. Т1ввктзох. Pp. vit463; 218 figs. 
London: E. & F. N. Spon, Ltd. Price 18s. net. 


The new edition of this handbook on electric wiring is. 
according to the preface, intended primarily.for the use of 
students who propose to sit for the examination of the City 
and Guilds of London Institute, and must presumably be 
judged by the scope of those examinations. This makes it 
rather difficult to judge its value as a general handbook, as it 
involves limitations on the author. He naturally tends to 
scheme the book in a fashion that suits the examinations 
rather than the working needs of the student, and the two 
do not always correspond: 

The sections devoted to theory—Chapters I to IV—are, for 
example, too brief to be really of much value. They would 
no doubt give a wireman sufficient knowledge of the units of 
electricity, and so on, to pass the examination, but hardly 
sufficient theory to be of much practical value to him. One 
oversight in them should be corrected, viz., the ignoring of 
the efficiency of the motor in examples 61 and 65. 

In & somewhat similar way the chapters devoted to the 
details of actual apparatus—filament lamps, arc lamps, fuses, 
switches, &c., are perhaps unnecessarily detailed. The student, 
who may be assumed to have some practical experience with 
such apparatus, hardly needs large-size illustrations of direct 
and indirect lighting fittings, lamp holders, switches, and plugs. 

It is probable that the space devoted to these items would 
be better used in a more complete description of wiring 
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systems, in fuller discussion of their relative advantages und 
disadvantages. For example, no mention is made of Stannos 
wiring, and even though the author may think it an unsatis- 
factory system, it should be considered, as it is sometimes 
used. The use of slip tubing, and the practice of threading 
conduit on wires, should also be condemned much more 
strongly. | | 
Another important matter that has been omitted is some 
reference to and discussion of the use of the small automatic 
lants that have been so much developed in recent years. 

ese also have many defects in principle, and this may 
account for the omission of all reference to them, but they 
are being largely installed, and the section dealing with the 
subject of small isolated plants with batteries should have 
included details of the principles involved in their use. 

In spite of these omissions—due doubtless largely to the 
scope of the book, which is perhaps too great for а single 


volume—the book is well written, and covers the essentials 
of the subject fairly exhaustively. The examples are for 
the most part clearly worked out—though there is & glarin 

arithmetical error in paragraph 473—and the student woul 

undoubtedly find the book of great assistance to him in work- 
ing up for his examination. It would have been advantageous 
if all the tables could have included the new cable sizes, 
as it is rather annoying to see these properly given in table 10, 
but the old sizes used in tables 1 and 5. It is also annoying 
to see again the old Simplex schedule of '' wiring capacity 
of conduits." Standard tubing properly installed will take 
appreciably larger cable than in this table, and it is rarely 
that an experienced wireman does not use (what is the same 
thing) smaller conduit than this table allows. The I.E.E. 
should investigate the question, and get it properly settled, 
ав а table quoted so largely in text books and usually ignored 
in practice is not satisfactory. 


NEW ELECTRICAL DEVICES, 


FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest. | 


The Telometer. 


Measured service is the only practical method of selling tele- 
phone service, but the essential requirement, & satisfied sub- 
scriber, is only to be obtained by installing a recorder at the 
subscriber's terminal so that he may keep an accurate check 
on all his completed calls. An instrument which is claimed to 
fulfil all the necessary requirements is fullv illustrated and 
described in the October issue of the Telephone Engineer 
under the name of the ''telometer." The device, shown in 
fig. 1, is compact and substantial, with little to get out of 


Fic. 1.— THE TELOMETER. 


adjustinent, and it can be attached to or adjacent to any type 
of telephone instrument. The subscriber has control of the 
recording mechanism; he must partially record the call before 
he can signal the exchange, but he cannot prevent the subse- 
uent recording of the call when it is completed, as this is 
dano automatically by the response of the called subscriber, 
and no additional work or dependence is placed on the 
operator. To initiate a call the subscriber depresses a button, 


Fic. 2.—THREE-WIRE AND Two-wikE LINE CORD METER 
CIRCUITS. 


which action turns the recording dial one step, and by a com-. 


bination оЁ levers and latches locks the meter in the operative 
position. When the receiver is removed from the switch hook, 
the operator answers in the usual manner. When the called 
party responds, advantage is taken of the action of the super- 
"абу relay and light to operate а quick-acting relay (5). 

g. 2, and send an impulse of excess voltage over one side of 
the line to the meter through contact springs and thence 
through electromagnets to earth. The electromagnets com- 


station meter. 


plete the recording of the call. The action of relay (5) allows 
the battery current to flow through relay (6); the latter relay, 
however, de-energises (5), thus stopping the flow of excess 
voltage and locking (5) to prevent any further impulses of 
excess voltage going out. Consequently only one record can 
be made on any one call, even though the subscriber should 
inadvertently depress the button. If the called party does not 
answer, the impulse of excess voltage is not sent out and the 
meter remains in а locked operative position ready to signal 
central on the next call; yet the button is locked and the 
recording device cannot be moved forward until after a call, 
originated at this telephone, is completed; thus the total num- 
ber of calls recorded is determined by the actual number of 
calls completed. In the case of & wrong number call; when 
the wrong party answers the call will be recorded, but when 
the calling subscriber ascertains he has received the wrong 
party he can again signal central without pushing his button, 

y working his hook switch which will operate the super- 
visory isgnal. As long as relay (6) is in a locked position it is 
impossible to completely record another call, even though the 
subscriber has again depressed the button, thus only useful 
and intended calls are recorded. On a reverting call, i.e., 
where one party on a line desires to talk to another party on 
the same line, the operator, after ascertaining that the parties 
are talking, will press а key, which registers the call on the 
meter, but does not interfere with the service, as relay (6) has 
locked up, controlling the circuits that were routed through 
this key. Reference to fig. 2 will show that the meter cannot 
be operated on а busy test. The margin between the regular 
voltage on the line and cord circuits and the voltage of the 
ипри]зе to unlock the meter is so great that there is no prob- 
ability of the meter operating until intended. The trans- 
mission of voice currents, however, is in no way impaired, as 
all meter apparatus is electrically disconnected when the meter 
operates. In the circuit drawing is also shown an extra relay 
in the line circuit which 1s necessary only when a certain 
office peg count is desired in connection with the subscriber's 
This constitutes no part of the invention and 
is shown only for its possibilities. This circuit and apparatus 
has been tested and found to operate satisfactorily over a line 
with a total loop resistance of 800 ohms. With the electro 
magnets in the meter wound to 500 ohms the supervisory 
signals will operate perfectly. 


Fire-proof Doors. 


Ove of the specialities manufactured at Messrs. Frasier & 
CHALMERS’ ENGINEERING Wonks, Erith, Kent, is fire-proof 
doors, the use of which is an effective means of preventing the 
spread of fire in large buildings. The firm’s design has been 
approved by the L.C.C. and other authorities, including the 
principal insurance companies. The frames are welded up solid 
from steel angles and T sections, providing a structure Shik it 
is claimed will not distort under the influence of heat. Morr- 
over, the method of construction permits the doors to be fitte:| 
and every detail, including locks and handles, to be completed 
by the manufacturer prior to dispatch, and facilitates erection 
on site as the frames are delivered together with the doors 
intact, leaving only the final grouting in the wall openings. 
Each wall opening is provided with double doors, which may 
be either single-panel or multiple-panel folding section door:. 


The *'* Edison. Acme " Accumulator. 


The Epison-Swan ELECTRIC Co., Lrp., of Ponders End, 
Middlesex, is manufacturing an accumulator under the name 
'* Edison-Acme "' to a special design and constructed in such a 
manner as to enable it, it is claimed, to withstand vibration 
and give an ampere-hour efficiency of 929 per cent. The cell 
cases are made of strong double-weight celluloid, and are fitted 
with sealed lids, vent plugs, and non-corrosive terminals; 
nickel-plated screw terminals are fitted if specified when 
ordering. The cells may be grouped in, polished wood cases, 
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crates, or enamelled metal boxes with strap handles as desired. 
They are made in a variety of sizes in both the vertical and 
horizontal types, the latter being intended to meet the require- 
ments of positions where height is limited and the elevation 
1з too low to permit the use of the vertical type. The 
batteries, besides fulfilling ordinary requirements, can be made 
up to suit any. make of motor car for both lighting and ignition 
purposes. i | 
The ‘‘ Ideal " Log Fire. 


Realising that there always has been a large section of the 
public to which a log fire makes an irresistible appeal, the 
GENERAL ELECTRIC Co., Irn., of 67, Queen Victoria Street, 
E.C. 4, has designed an electric log fire, known as the '' Ideal,” 
and illustrated in fig. 3. It is a realistic imitation of a stack 
of burning tree logs on an iron cradle stand, the logs being 
moulded in earthenware, and from the crevices, representing 
the natural roughness of the bark, red-hot resistance wires 


f 
! 
V 


Еа. 3.—'' IDEAL " ELECTRIC Loa FIRE. 


“ор 


emit a pleasant glow, giving the cheery and comfortable effect 
of a log fire with none of its drawbacks of pungent smoke or 
dirt from charred fragments. No work in cleaning up is 
required, and the logs are permanently in position, the 
heat being controlled by a switch on the wall. The consump- 
tion of electricity 18 2 units per hour, and the overall dimen- 
sions of the fire are 16 in. high, 20 in. wide, and 12 iu. deep, 
and the weight, including the stand, is 42 b. E 


i 
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NEW PATENTS APPLIED FOR, 1920. 
(NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Szrrow-Jowzs, O'Dell AND 
SraPHENS, Chartered Patent Agente. 285, High Holborn, London, W. C. 1. 


30,775. '' Electric heating and cooking apparatus." J. R. Baird and С. 
Pate. November Ist. 

30,783. '' Terminal for electric connections." A. J. Cheyne. November Ist. 

30,788. ‘ Protective ferrule lor electrical conduits, &c." F. W. Uren. 
November Ist. i 

30,805. “ Electric light fittings." E. Stroud. November Ist. 

30,825. “Recording and reproduction of sounds.” W. H. 
E. Waltz. November lst. (Germany, November Ist, 1919.) 

30,826. '' Amplifier connecting apparatus for telephonic installations.” 
Siemens & Halske Akt. Ges. November Ist. (Germany, October 31st, . 1919.) 
20,829. '' Electric switches." Edison Swan Electric Co. and F. Shergold. 
November Ist. 

30.863. '' Transmitter for talking machines, Sc." I.. L. 


Meusser and 


Fountain. Novem- 


30,937. “ Electric stoves.’ Quain Electric Co. & J. R. Spink. November 


“ Sparking plugs." A. W. Armstrong. November 2nd. 

30.9838. Power plant for vehicles. P. C. Leidich. November And. 

30,984. '' Induction relavs." Cutler-Hammer Manufacturing Co. and 
Igranic Electric Со. (Cutler-Hammer Manufacturing Co.). November 2nd. 

30.985. Thermaliy controlled circuit interrupters.” Cutler-Hanimer 
Manufacturing Co. and Igranic Electric Co. (Cutler-Hammer Manufacturing 
Co.). November 2nd. 

30,986. '' Motor contro! systeme," — Cutler-Hammer. Manufacturing Co. and 
Igranic Electric Co. (Cutler-Hammer Manufacturing Co.). November 2nd. 

30,987. ''Conirollers for electric motors," Cutler-Hammer Manufacturing 
Co. and Igranic Electric Со, (Cutler-Hammer Manufacturing Co.). Novem- 
ber 2nd. 

31.016. Electric motor car lamps.” E. G. Sanguinetti. November 3rd. 
Automobile Service, Ltd., and 


31.042. Electrical sounding device." W. E. Rademaker. November 3rd. 
31.052. “ Apparatus for electro-deposition of metals.“ W. Turton. Novem- 


November 3rd. 
November 


31.053. Electric harmonic analyser," Il. Walker. 

31,059. “ Luminous electric discharge lamps." E. 
3rd. (Germany, July 14th.) y 

31.093. *'' Means for transmitting and recording telephone, &c., messages.’ 
J. H. Robertson. November Sri. 

31.004. '' Electric relass." Il. D. Dimitrievitch. November 3rd. 

31,098. '' Electric lamp shades, Ke. J. Webber. November 3rd. 

31.1417. Arc generators for producing oscillating currents of high fre- 
ачепсу.'' Р, O. Pedersen. November 3rd. (Denmark, August 5th.) 

31.150. Electric transmission.“ *. M. Tastor. November 3rd. 

31.166. Electric motors." Lancashire [упато & Motor Со. and R. S. 
McLeod. November 4th. 

31.176. “ Electrical heatfng or cooking utensils." H. Cheshire, Cranmer 
and Cheshire, and V. Summerhayes. November 4th. 


Schaefer. 


, 


31.180. Electric heating units." H. Cheshire, Cranmer & Cheshire, 


and V. Summerhayes. November 4th. 
. 31,182. ** Switching apparatus for automatic, &c., telephone exchange sys- 
tems," D. L. Lienzen. November 4th. i : 
31.206. Medical coi's for use with dry batteries.“ T. M. Ford. Novem- 
ber 4th. 
31,207. “ Means for charging secondary batteries." E. L. Burne. Novem- 
ber 4th. 
31.225. Locking lamp holder for incandescent electric lamps." A. J. 
Barker. November 4th. 
31.230. Electrical. speed regulator." E. Dick. November 4th. 
. 31,233. “ Electric transformers."  Metropolitan-Vickers Electrical Со. (West- 
inghouse Electric & Manufacturing Co.) and Westinghouse Electric & Manu- 
facturing Co. November 4th. 
31,244. “Telephony.” A. J. Roberts. November 4th. 


31.275 / 6. Electric kettle, &c.“ J. M. Colson. November 4th. 


31.284. Battery ignition systems for internal combustion engines.“ К. 
Bosch. Akt. Ges. November Sth. (Germany, November 13th, 1919.) 

. 31,298. ‘ Telephone systems.“ Automatic Electric Со. and Automatic 
Telephone Manufacturing Co. (Automatic Electric Co.). November 5th. 
31,901. '' Employment of thermo-electric principles in steam engines for 
condensing vapours.'4 A. L. P. Mark-Wardlow. November 4th. 

31317. " Eteewic M wiring systems." Н. F. McLoughlin. November Sth. 
31,318. ''Continuity devices for metallic conduits and fittings for electric 
cables." Н. F. McLoughlin and Simplex Conduits, Ltd. November Sth. 
31,340. '' Electri¢ glow devices." British Thomson-Houston Co. (General 
Electric Со.) and General Electric Co. Novembet 5th. 

31,344. Electric switches." G. Lehmann. November Sth. 

31,346. '' Terminal banks for selector switches." Western Electric Co. 


(Western Electric Co.). November 5th. 


` 31,962. “ Oil-oooling stators of dynamo electric machinery." H. N. Dutton. 


November Sth. 


31.371. Call distributing arrangements for telephone plants." G. A. 
Betulander. November Sth. (Sweden, November 22nd, 1919.) 

31.372. Electrically heated vulcanising apparatus." Н. Frost & Co., 
W. Н. Welch. November 5th. 

31,376. Electron discharge devices for wireless communication.” J. 
Scott-Taggart. November 5th. 

31.409. Electric toasting apparatus." A. Ness. November 6th. 
31.426. Adjustable joints for electric light stands, show stands, &c.'' 
J. S. Bruce. November Gth. 

31,429. ''Sipnalling apparatus." J. Meyes. November 6th. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specificationa will be 
printed and abridged, and all subsequent proceedings will be taken. 


1916. 


17.916. Method of and means for producing alternating electric currents.”° 
British Thomson-Houston Co. (Gencral Electric Co.). December 13th, 1916. 


(152,365.) 
A919. 


11.687. Manufacture of incandescent electric lamps." F. Harrison. May 
9th, 1919. (152,377) 
11.800. Electric incandescent lamps." F. Harrison. May 10th, 1919. 
" 


11,935. *' Manufacture of incandescent electric lamps." F. Harrison. May 
13th, 1919. (152,379) 

14,994. '' Receivers of wireless signals," E. E. Franks. June 13th, 1919. 
(152,386.) 

17.247. Process for electrolytic decomposition of anhydrous magnesium 
chloride and the production of magnesium and chlorine." E. A. Ashcroft. 
July 9th, 1919. (152,402.) 

17,24. Static electrical condensers." British Thomson-Houston Co. and 
R. C. Clinker. July Ilth, 1919. (Cognate application 24. 106/19.) (152,409.) 

17,591. “ Brush rocking gear and terminal mechanism for dynamo-electric 
machines." H. D. Rohman. July 12th, 1919. (152.418.) 

17.588. Radiating antenna systems." British Thomson-Houston Co. 
(General Electric Co.). July l4th, 1919. (152.422. 

17.701. Electric radiators and the like.“ English Electric Co. and R. 
Weaving. July 15th, 1919. (152,429.) ` 

17,870. “ Electrical Ibw-tension oil switches.“ R. T. 
1919. (152,438.) 

17,893/4. '' Switching apparatus for selecting and operating sets of electrical 
contacts," Relay Automatic Telephone Co. April 2nd, 1919. (141,005/6.) 

18,963. '' Electrical switches," W. H. Tonks and W. Sparks. July 3lst, 


1919. (152,451.) 
: August 16th, 1919. 


Norton. July 17th, 


20,202. Electric 
(152, 469.) 

21.113. Connectors for wires and electrical conductors," J. A. Halpin. 
August 28th. 1919. (152.480. . i 
21.618. Electric Нии fittings. М, T. 


locomotives.” T. Zweigbergk. 


Jordan. September 3rd, 1919. 


22,371. * Electric motor control. systems." T. Zweigbergk. September 
lith, 1919. (152,490.) 


24,813. “ Electric resistance heaters and furnaces for high temperatures.’ 
Soc. Anon. des Ateliers de Secheron. October 10th, 1918. (133.708.) 

24.816. Printing telegraph systems.“ Western Electric Co, (Nestern 
Electric Co.). October 10th, 1919. (152.514.) 

26.013. Electric light carbons.” Siemens & Co. Geb. August Oth, 1216. 
(134.225.) 

26,333. '' Electric heating apparatus." W. 
(142.779.) 

27,933. Apparatus for electrically controlling air brakes." W. J. Mel- 
lersh-Jackson (E. P. Waterhouse and B. A. Prince). November llth, 1919. 
(152,535.) 

28,743. Electric furnaces. Soe. Anon. des Ateliers de Secheron. Feb- 
ruary 12th, 1919. (Addition to 133,706.)  (138.858.) 

28,744. '' Electric resistance heaters and furnaces for hivh temperatures.“ 
Soc. des Ateliers de Secheron, February 2th, 1919. (Addition to 133,706.) 
(138,859.) 

30.191. “ Electric lamps for illuminating dash boards of motor vehicles 
or for like purposes," Rotax Motor Accessories Со. and E. Hill. December 
3rd, 1919. (152,541) j 

30.520. Electric resistance heater for melting furnaces." Soc. Anon. des 
Ateliers de Secheron. December 28th, 1918. (Addition to 133,706.) 137.276.) 


B. Smits. May Sth, 1919. 


1920. 
5,586. ''Electric circuit closers," Benjamin Electric Manufacturin? Co, 
March 3rd, 1915. (139.485) 
7.224. Cord grips for elecic lamp holders." V. Hope. June 10th, 1919. 
(Divided application on 14.614 19.) (152.572. 
8.484. Electric musical instruments." C. 
(142,447 .) | 
8.914. Alternating current dinamo-electric machines.“ Siemens-Schuckert. 
werke. March 29th, 1916. (144,811) | "PM AN 
17.189. “ Field magneto for dvnamo-clectric machines.“ Siemens-Schuckert- 
werke. July 25th, 1920. (148,748.) 


F. Hugoniot. April ЭҺ, 1919. 
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AN ELECTRICAL REVIEW: 


THE reading of the Presidential address before the Institu- 
tion of Electrical. Engineers is always a notable event in 
the electrical world; and that of Mr. Llewelyn Atkinson 
was no exception, though, as he suggested, there is a 
tendency nowadays to overestimute its importance. Mr. 
Atkinson poesesses in high degree a well-ordered mind—a 
mentel card-index, replete with references to everything 
electrical—and he is able, without effort or confusion of 
thought, to draw upon any compartment of that eompre- 
hensive store at pleasure, arid to discuss any subject either 
ouraorily or in minute detail, according to the needs of the 
moment. Thus he touched lightly upon telephony, 
mentioned relativity, and delivered an essay on agriculture 
which revealed an intimate acquaintance with its mysteries. 
So catholic are his interests, and so pregnant his remarks, 
that it is impossible for us ‘here to refer to more than a 
fraction of the topics dealt with in his address, in which 
he reviewed the progress made in the electrical indnstry 
during the past half-century. a 
One point relating to the office which he fills is deserving 
of special attention on the part of the Institution—namely, 
the excessive burden imposed проп the President by his 
multifarious duties, which, as Mr. Atkinson observed, 
practically absorb the whole of his time during his period 
of office. From this two undesirable results ensue: that 
those who consent to occupy the post are seriously over- 
worked, and that many of the most eminent members are 
debarred from accepting the honour on account of the 
exorbitant demand upon their time. That steps should be 
taken to remove these disadvantages cannot be denied, and 
we venture to suggest that the situation might be met 
effectively by deputing a considerable proportion of the 
duties of the President to the Vice-Presidents, who at 
present have little scope for their energies. This course 
would not only relieve the pressure on the President, but 
would also enhance the dignity and responsibility of the 
Vice-Presidente. We are not in a position to elaborate the 
suggestion by entering into details, but we sée no reason 
why this rather obvious plan should not be found to afford 


‚а satisfactory solution to а very rea] and pressing problem. 


Referring to the development and extension of the 
activities of the Institution during recent years, to which 
Dr. Ferranti gave the initial impulse, the President justified 
it in the light of the circumstances peculiar to the electrical 
industry. He might have justified it also on the ground 


that it had proved successful in raising tbe prestige, and, 


consequently, increasing tbe membership of the Institution, 
which is now the largest and most active society of its kind 
in this country. As Mr. Atkinson pointed out, it is also 
the most, useful to its members, and in the future, we have 
no doubt, it will increase its lead in that direction. 
Incidentally, it is embarrassed by its own endeavours, and 
before our next issue appears the members will be called 
upon to decide whether they are willing to pay for the 
privileges which they enjoy. Seeing that the cost of other 
services has generally doubled, whilst the I.E.E. subscrip- - 
tions have remained unchanged since 1912, we anticipate 
that the necessity of the moderate advance proposed by the 
Council will be readily recognised by the members. In our 
“ Institution Notes" we give particulars of the much 
greater increments proposed by the Institution of Civil 
Engineers. By the system of proxy voting every member 
can now take part in the decision, and in the interests both 
of the Institution and of the industry to which they belong, 
we trust that they will honour the call of tlie Council. 

-It is interesting to note that cables for 50,000 volta can 
be obtained from manufacturers. The investigations that 
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cable-makers are known to be carrying on in this direction 
have been kept very secluded, and it was not generally 
known tbat such cables had yet advanced beyond the 
experimental stage. There is a certain fascination in the 
proposition to imprison conductors at a potential difference 


of 50,000, or even, as the President hinted, 100,000 volts, ` 


within a fraction of an inch of one another, over a length 
of 30 or 40 miles, with confidence in their falfilling their 
purpose for as many years. · That this feat will be success- 
fully achieved, however, we have no doubt, although there 
are great difficulties to be overcome ; seeing that insulating 
paper is at present stressed only to one-tenth of its ultimate 
dielectric strength, it is obvious that there is an ample 
margin to work upon. . 

We are glad to see that Mr. Atkinson lays stress upon 
the very grave industrial problems with which the whole 
country is faced, and the serious threat that they offer to 


its future prosperity, though we are unable to agree with 


his diagnosis of the disease from which they spring. He 
considers that the symptoms point to a general dislike of 


work, due to its monotony under modern conditions ; we 


venture to question that conclusion, and to suggest that 
there is very little evidence to support it. Mr. Atkinson, 
at the last informal meeting, referred to the Ford car 
factory as touching the limit of specialisation in repetition 
work ; but are the employés of the firm discontented ? On 
the contrary, we have slways understood that they were 
3 content and very highly paid, and that 
employment in those works —whether in the United 
States or in this 
for. Again, 
much of the work appears to be exceedingly monotonous; it 
has been done on the same lines, more or less, for generations 
—but the textile operatives are amongst the quietest workers, 
and get on very well with their employers, not a few of whom 
spring from the same class. Nor are the engineering indus- 


country — was eagerly sought 


tries, ав а whole, markedly averse to repetition work or. 


piece work. On the other hand, a coal miner's work is 
comparatively varied owing to the ‘constant change in the 


conditions of his working place, and he is exceptionally well 


paid—yet, would anyone call him contented? Similarly, 
agricultural work, in which Mr. Atkinson is so keenly 
interested, involves а continual change of duties, from day 
to day and from season to season—why, then, is it so difficult 
to keep labour from deserting the fields and crowding to the 
towns? Formerly low wages could be blamed, but with 
the higher wages now obtaining labour is still very scarce. 
The late Prof. Münsterberg, in. his book on ** Psychology 
and Industrial Efficiency," challenges the popular view on 
the monotony of repetition work, and cites examples of his 
investigations into thjs very question, which tend to show 


that the supposed victims of monotonous tasks vigorously 


dispute the lack of variety and interest in their work. 

No! The real root cause of the industrial unrest, in our 
opinion, is the workman’s feeling that, no matter how long 
or how hard he works, he is а mere tool for the enrichment 
of his employer, with no prospect of securing a share in the 
business in which he has invested his labour; and he is 
determined that in future that state of things shall cease. 
That is why the sober element demand a share in the control 
of the business—and in the profits ; while the extremista 
clamour for the more violent tourse of confiscation, or, what 
is little different, nationalisation of industries. They will 
nol go on working to enrich the boss. 

‘The justice of that view has been admitted by many of 
our leaders of industry, including Mr. Atkinson in his 
address, and we are pleused to see that he sets a limit to the 
"rent" of capital, beyond which the surplus would be 
shared between the managing and the operative workers. 


Grants to Aid 


Research. account is given in our Legal 


columns, has just been settled by Mr. 
Justice Eve. It concerned tlie right of a manu- 
facturing company to devote a portion of its 
surplus funds to the furtherance of scientific 
education and research, on the ground that that 


object. 


in the textile industries, for example, 


AN interesting case, of which an 


allocation was conducive to the welfare of the 
ccmpany, although it was not applied to а specific 
We are glad to record that the decision 
was in favour of the action of the directors. Had it 
been otherwise, it would have been difficult, if not im- 
possible, for manufacturers to assist in providing for 
the scientific training of the men whose services, as 
nianagers and investigators, are essential to the develop- 
ment of British industries. ` Ав we have pointed out, 
unless the manufacturers give attention to this subject, 
and help to furnish the necessary funds, they will only 
have themselves to blame for a shortage of scientific 
staffs, which is, indeed, already making itself felt. 


We learn that early this week a num- 
An Unfortunate ber of members of the Electrical Power 
Coincidence? Engineers’ Association, who are also 
members of one of the leading scientific 
institutions, have received from it forms inquiring 
whether they are willing in case of emergency to serve 
in power stations. Clearly these foruis are being sent 
broadcast to the members of that institution. 

Now, it is well to prepare for emergencies—in ad- 
vance; but when, as it appears to.these.menibers of the 
E.P.E.A., а mean advantage is taken of the additional 
fortnight's. grace (which they conceded on the request 
of the Joint Board for the purpose of' negotiation) to 
take measures for their defeat, the circuinstances inevit- 
ably suggest to them that treachery is afoot. Their 
reply to that may not unnaturally be a rescission of the 
fortnight’s extension, in which event the matter will 
come to a head within a few days. Doubtless there is 
no insidious meaning attaching to the said circulars, 
but nevertheless the consequences of this ill-advised 
action may be serious—and sudden. It is of the first 
importance that no interruption of supply shall occur, 
and we most earnestly hope that no action will be taken 
which tends to precipitate that disastrous event. 


AN engineer who has recently had 
ample opportunity of thoroughly study- 
. ing the situation in Germany writes 
as follows: —A recent visit to Berlin and other parts of 
Germany conclusively demonstrates that the captains of 
industry and the working people аге all putting their 
backs into production, and that they realise that by that 
means alone can their conditions of living be improved. 
Although in some of the big works a 463-hour week has 
been introduced, the skilled labourer is producing more 
now in 464 hours than he did before the war in 54 
hours. The miners and the iron and steel workers are 
prepared, if the necessity is shown them, to work 10 and 
more hours a day without asking for higher rates, and 


German Recon- 
struction. 


their output is rapidly increasing. 


Law and order prevail, and railways are operated as 
punctually as before the war, although lower speeds are 
adopted and fewer trains are run, resulting in over- 
crowding. | 

Wages have, of course, risen; workmen to-day get 
8 to 10 times the pre-war rates, which, at the present 
rate of exchange, are equivalent to between one-third 
and one-half of the rates previously ruling in this coun- 
try. The technical staff has had nothing like such in- 
creases, and whilst highly trained is costing one-third 
or less what it costs in this country. 

All the large industries, such as electrical works, loco- 
motive and wagon works, steel works, &c., are full of 
work, and have heavy and pressing orders, including 
large orders from England, France, Belgium, and South 
America. 

Even with the help of anti-dumping laws and with the 
protection of key industries, the situation from our 
point of view is very serious unless our people realise 
that our future, nay, our very existence, depends upon 
increased output per nian and economy in production. 
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ELECTRIC ROLLING-MILL EQUIPMENT FOR MESSRS. STEEL, PEECH & TOZER, LTD. - 


(Concluded from page 646.) 


Wet air filters and fans of Messrs. Heenan & Froude’s 
manufacture are provided to ensure efficient ventilation of 
the machines. They are two in number, and have a 


capacity of 20,000 cb. ft. of air per minute; each filter 


with its fan is driven by a 25-H.P. 220-volt motor. Owing 
to the low speed of the mill motor the provision ef forced 
ventilation is essential for the satisfactory running of the 


machine. The machines comprising the fly-wheel set, how- 
ever, in view of their higher speed, are self-ventilating, but 
on account of the large amount of dust which is always 
present in rolling mills, the second filter equipment was 
installed to ensure a supply of clean air for the machines, 
thus preventing the possibility of the windings becoming 
choked with dirt. Farther, the second filter forms a con- 
venient stand-by for the mill motor, 
and arrangements are made so that in 
the event of failure of one filter, that 
which usually supplies the fly-wheel set 
can take over the duty, the fly-wheel set 
running in the meantime without forced 
ventilation. , 
Fig. 8 sbows the switchgear for this 
equipment, The 6,300-volt truck type 
switchgear for controlling the 3,000-H.P. 
induction motor is shown on the right, 
the D.C. switchgear in the centre, and а 
combined starting and slip-regulating 
panel on the left. The wet air filters 
also appear in the background of this 
illustration. A closer view of the start- 
ing and slip-regulating panel is shown 
in fig. 9, from which the arrangement 
ef the gear can be ‘clearly seen. The 
panel is of the contactor type, and is 
connected to banks of metallic resistance 
in a basement. Whilst starting the 
current taken by the motor is auto- 
matically kept -within predetermined 
limits by means of current-limiting re- 
lays. When rolling is in progress an 
overload on the induction motor causes 
certain of the contactors to come under 
the control of the special high-speed 
relay shown at the top of the panel on 
the right-hand side. This relay opens 


| J. 
Fig. 9.— AUTOMATIC STARTING AND SLIP. REGULATINd PANEL FOR FLYWHEEL SET. 


676 ` 


&: 


THE . ELECTRICAL REVIEW. [Vol 87. No. 2,241, NOVEMBER 26, 1920. 


the regulating contactors in succession, thus inserting 
resistance in the rotor circuit of the induction motor, the 
actual number of contactors opened, and hence the amount 
of resistance inserted, depending upon the magnitude and 


duration of the overload. This causes the motor speed 
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Fd. 10. CoNrAOTOR GEAR FOR MILL MOTOR AND 
AUXILIABIES. ” 


to fall, allowing the fly-wheels to assist in driving the 
generators. E 
The action of the relay is extremely rapid, and both the 


accelerating the fly-wheels to full speed again after the 


peak load in preparation for the next pass. To prevent the 


drop in speed of the fly-wheel set being transmitted to the 
mill, the regulating contactors are ro arranged as to auto- 
matically cut out resistance from the exciter field when 
inserting resistance into the rotor circuit of the induction 
motor. This resistance is so adjusted as to maintain a 
constant voltage across the armature of the mill.motor 
independent of the speed of the fly-wheel set. 

The whole of the auxiliaries for this mill are driven by 
means of B. T. H. 220-volt p.c. motors. They include a 
40-H.P. motor for the special ingot chariot, two 100-H.P. 
motors for thelive rolls, a 60-H.P. motor for the screw- 
down, and а 25-H.P. motor for the manipulator. In the 
case of the live rolls two spare motors are installed along- 
side the main motors so as to cut out delays in the event of 
a breakdown. 'Тһе motors are all controlled by contactor 


gear, which is illustrated in fig. 10. Reading from left to 


right, there are shown :—The double mill motor field con- 
tactor panel ; two small control panels for the motors driving 
the pinion oil pumps; two panels for the 100-H.P. live roll 
motors; а 60-H.P. panel for the screwdown, and a 25-H. p. 


} 


panel for the manipulator. 4 

The above equipment was designed for a maximum output 
of 100 tons per hour when cogging down from three-ton 
ingots having a mean section of 19 sq. in. to billets of 
6 sq. in., but this output has been considerably exceeded on 
one or two occasions. Two sefs of shears are installed 
between the cogging mill and the billet and slab mills; 
they are of Messrs. Davy Bros.’ construction, and each set 
is driven by a. 200-H. P. B. T. H. motor. 

Billet Mill Equipment.—The billet mill is of the Morgan 
type, and consists of four stands of 21-in. rolls and six 
stands of 18-in. rolls. The 6-in. sq. blooms from the 
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Fd. 11.—А 5,000-10,000-RH. p. INDUCTION Мотов DRIVING BILLET MILLS, 


induction motor апа the supply mains are protected from 
overloads, even when the peak loads on the mill motor 
build up very rapidly. Further, no time is lost in 


cogging mill are reduced to. in. 8. billets in the 21: in. 
rolls, and can be further reduced to 14 in. sq. in the 18. in. 
rolls if desired. ieni 
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The motor driving this mill is a 6,800-volt, 50-cycle 
three-phase 
normal rating of 5,000 H.P. and a rating of 10,000 H.P. 
The motor runs at 92 R. P. M., and is coupled on either eide 


to а long shaft driving the various stands of rolls throngh. 


bevel gearing. The machine is shown in fig. 11. The 
motor is controlled by means of the special contactor panel 
shown in fig. 12. А change-over switch is provided on 
this panel to enable the motor to be started either auto- 
matically, or under hand-control, by means of a master 
controller. Two atator switches are provided, one for 
forward and one for reverse rotation, the two switches being 
mechanically interlocked to prevent both being closed 
together. The object of this arrangement is to enable a 
stalled billet to be backed out from the rolls, the arrange- 
ment of the contro] gear being such as to allow the motor 
to exert twice full-load torque at starting when running 
reversed under hand-control. 

The 14-in. billets from the 18-in. rolls are cut into 30-ft. 
lengths by steam-driven flying shears, and pass thence to the 
skew assembly table, which is operated by a 40-H. P. B. T. H. 
motor. A . also driven ш & 40- H. P. Шр 


. Ето. 12.—Conracror PANEL FOR BILLET MILL Motor. 


transfers the billets to the cooling bank, where a set of 
jobbing shears, driven by a 75-н.р. B.T.H. motor, is 
installed for cutting them to suitable lengths for stock if 


required. 

Slab Mill Equipment.—This ів at present under ооп- 
struction. It will consist of two stands of 21-in. rolls, and 
will be driven by a 1,200-H.P., 6, 300-volt, three-phase, 
" 50-cycle, B. T. H. 'slip-ring type induction motor. 
motor will be started by means of contactor gear, and, ав 
ss in the case of the billet-mill motor, both forward and 
reverse stator switches will be provided, but no provision for 
hand-control is to be made in this instance. When rolling 
slabs, the cogged blooms are skidded across from the out- 
going roller table of the cogging mill to the slab shears, 

have already been referred to, and after cropping the 
ends, they are passed on to the 21-in. slab mill. The con- 
veyor which removes the crop-ends from the shears is driven 
by a 25-H. P. B. T. H. motor. 


B. T. H. slip-ring type induction motor having a 


This. 


THE MEASUREMENT OF POWER FACTOR, 
Br D. SOLAR. 


I HAVE read with. considerable interest the discussion on 
power factor which has been taking place in the columns of 
the ELEOTRICAL REVIEW, and I wonder how many engi- 
neers know the power factors of the systems they are 
RE in; I am sure the figures would indeed surprise 
them 
I know of a works where а 75-К.У.А. transformer was 
instálled to take the load of three induction motors whose 
rated H.P. was equal to 100. However, these motors were 
very much underloaded, their total load only amounting to 
22 H. P., at a power factor of 80 per cent. The transformer 
was therefore loaded to 55 Kk. v .4., although the meters con- 
nected in the circuit only registered 16°5Kw. Thé wattless 
component of the power can for this case be shown to equal 
52°5 K.V.A. 
I should, therefore, like to 8 0 some methods of: 
measuring the power factor of a cirouit where a power-factor 


- indicator is not available. 


. The most common method is by the 
use of an ammeter, voltmeter, and watt- 
meter. The current and. voltage of ‘the 
circuit are measured, the product of these 

two giving the apparent watte of the. 
circuit when the supply is single-phase. 
However, the wattmeter gives the true 
watts of the circuit. The power factor 
is then the ratio of true watts to the 
apparent watts, the true watts and ap- 
parent’ watts being equal at unity power, 
factor. 

For a two-phase load the current, 
voltage, and the watts of each phase 
should be taken, thus enabling the power 

factor of each phase to be obtained. 

For a three-phase circuit the power 
factor is given by the ratio of the true' 
watts to root-three'times the product of 
line current and line voltage. : 

The three-ammeter and NETS 
meter methods of obtaining power factor 
can be resorted to where а watt-meter 
is not at hand; but neither of these 
methods is of much practical use on 
three-phase circuits. 

On a load being supplied from one 
phase and neutral of a three-phase 
circuit, the power factor can be obtained 
with the aid of a wattmeter only, no 
ammeter or voltmeter being necessary. : 

First, the power of the circuit is 
measured by a wattmeter in the usual 
way ; вау, this is equal to w.. The volt 
coil of the wattmeter is then. connected, 
across the remaining two lines, this 
reading giving, say, Ws; Ws must now; 
be divided by v3, which gives a 
quotient equal to, say, W 

The tangent of the ‘angle. of phase 
difference between the voltage and the current in the 
circuit is then given by the ratio of Wa to Wi, 1.e.— 

Tan ф = W, / W. 

The cosine of gives the power factor of the circuit. 
If w, should be a negative reading, the leads of the 
volt coil of the wattmeter should be reversed, во ав to make 
the reading positive. Before using the above method, it, 
should be known whether the power factor is mM ot. 
1 


The proof of this method is as follows :— : 
WI reads e c сов ф. mr 
w, reads 3 ec сов (90 — à) (сов ф leading 
or Js ec ces (90° + ф) ог lagging). 
E reads 4/3 ec sin ¢ (neglecting sign). 
ү I т V3 ec sin Ъ|/8 = ec sin ф. 
„. W/ w. = ес sin ojec cos 4, = tan 4. 
ec sin ф is the wattless component of the рох ег in ће 
circuit. 
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Wattless component / energy component = tan 4. 
Example: — Power in circuit = 100 kw. = reading of 
meter W. == ес cos ф. 

Reading of w, = 300 Kw. = V 3 ес sin ф. 
Then Ww, = 300 V 8 = 173 KW. 
Then бар ф = 173 100 = 8/ J 3, and ф = 60°. 
Сов 60° = 0:5 ; power factor of circuit = 0°5. 


If the volt coil of the wattmeter be only able to stand up 


to the phase presgure, and not the line pressure of the system, 
then the above method of finding the power factor may be 
adopted with a slight modification. 

The power of the circuit is measured as before, and, as 
before, call this w, = ec cos 4. 

Two other readings, w, and w,, are taken. 

These readings are obtained by now connecting in turn 
the end of the volt coil of the wattmeter to each of 
the other-two lines not already connected to the wattmeter, 
care being taken that the remaining end of the shunt coil 
is still connected to the neutral point. This precaution 
ensures that the current in the^volt-coil of the wattmeter 
i8 in the same direction as in w,. 
Then—w, reads ec cos 4. ; 

w, reads ec сов (120° — Ф). 

w, reads ec сов (120° + 4). 

Should w, or w, be a negative value, the connections of 
the voltmeter coil of the wattmeter will have to be reversed 
во as to obtain a reading on the meter, but these readings 
must be considered as negative. 

The difference of readings w, and w, can be shown 
to be— 

= /3 ec sin 4. 
This value divided by / gives the wattless component 
of the power of the circuit, and when this quotient is 
divided by the power of the circuit w, the tangent of the 
angle of phase difference is obtained— 
i. e., tan ф = ec sin фес cos ф = difference of 
| W., and W,//3 X Wi. 
. The power factor is then given by the value of the 
cosine of the angle . 
In this method, as in the former, it should be known 
whether the power-factor is leading or lagging. 
‚ Example :— 
Say the same power factor as in the last case = 0^5. 
: W, reads, say, 100 Kw. 
w, reads „ + 100 Kw. 
w, reads ,, — 200 Kw. 
Difference between w, and w, = 300. 
Tan ф = 300//3 x 100 = v3, and ф = 60. 
" Power factor of 0°5 = cosine of 60". 

In а three-phase circuit where the power of the circuit is 
being measured by a three-phase three-wire unbalanced 
meter working on the two-wattmeter method of three-phase 
power measurement, the power factor can be obtained by 
reading the wattmeter with either of the two elements 
working separately. This is effected by breaking the shunt 
coil of one element, say, reading equal to wi. The total 
power, measured by both elements working together, must 
also be measured. 

Say the total power is equal to w,. 

Then tan ¢ = (2 wi — W.) // w.. 

Cosine ф is then the power factor, 

or tan 4//3 = (W. + W. — w/w, = (w, — ww, 
+ Ws). 

W, — W, is the difference of the readings of the two 
elements, whilst w, + w, is the sum of the two readings, 
equal to the total power. It is well known that the snm of 
the two readings is equal to V3 er cos , and that the 
difference of the two readings is equal to кс віп ф. Now, 
the wattless component of the power in a three-phase 
circuit is equal to v» er sin 4. If, therefore, we multiply 
the difference of the readings by /3 we obtain the wattless 
component of the power. 


Wattless component of power Jůz er sin d. 
Energy componens of power "^ v3er cos . 
= Vn (W. - w,)/(W, + W.) = tan q. 
Example 


Total power of the circuit — 60 Kw. 
W, reads 40 KW.; W, reads 20 Kw. 


Tan ф = V3 (W. — Wz)/ (W. + w) = 20 x 
73/60 = 1/3. 
Angle whose tangent equals 1/4/3 == 80°. 
. Cosine 80° = 0:866 = power factor. 


In a two-phase circuit where the power faetor is required 
and there is only a single-phase wattmeter available, the 
following method can be adopted :— 

The wattmeter is connected up во аз to read the power of 
one phase, say, equal to Wi. 

The volt-coil of the wattmeter is then connected во as to 
read positively across the other phase; take this reading 
to be equal to w. Then | 

W, reads e c cos 4, 
w, reads ec cos (90^ + ф), 
*. W, Teadsec вір 4, | 


which isthe wattless component of the power in the circuit. 
The tangent of the angle of phase difference is now given by 
the ratio of w, to W.. 
| Tan ф = ww, 
The cosine of ¢ is the required power factor of the phase 
under test. The other phase muy be done in the same 
manner if the power factors of both phases are not alike. 


Example :— w, reads 100 Kw. 

W, reads zero. | 
Tan ф = zero. ф = 0° 
cos ф = 1 = power factor unity. 

From the above it can be seen that the approximate 
power factor of any circuit can be found, with the use of a 
wattmeter only, by the introduction of another known 
voltage, the phase angle between this voltage and the voltage 
of the circuit under test being known. 


Deterioration of Nickel Resisters.— Messrs. F. A. J. 
Fitzgerald and Grant C. Moyer, of the Fitzgerald Labora- 
tories, Inc., presented at the thirty-eighth meeting of the 
American Electrochemical Society (Cleveland, September 30th- 
October 2nd) à communication. showing that, under certain 
precautions, pure nickel wire is applicable as a substitute 
for the nichrome alloy now much used. This alloy is ex- 
pensive, and certain onerous conditions are attached to a 
licence for its use. Nickel has a high thermal coeflicient of 
electric resistance and a liability to oxidation, but it was 
thought that these disadvantages could be overcome. Tests, 
however, showed early deterioration, by the wire becoming 
brittle, although no marked oxidation had occurred. It was 
thought at first that the result was due to absorption of 
carbon, as the insulating material was infusorial earth and 
a refractory cement, both of which contained organic matter. 
Some of the brittle wire was tested by being heated in a 
current of oxygen, and it was found that the emitted gas 
produced a precipitate of barium carbonate. The inference, 
however, Was not correct, and details are given-in the original 
paper of experiments by which it was proved that combina- 
tion with suplur is the cause of deterioration. From the 
experiments it appears that sulphur makes nickel brittle at 
low temperatures; and nichrome wire is also atiected by 
sulphur, but less markedly. Wire rendered brittle by sulphur 
can be softened by heating in a current of oxygen. Pure 
nickel seems to stand up well as а resister when not exposed 
to contamination with sulphur.—/ournal of the Franklin In- 
stitute. 


A Thermionic Vo'tmeter.—In the Journal de Physique 
for August last MM. H. Abraham, E. Bloch, and I.. Bloch 
describe their direct-reading thermionic voltmeter which is 
manufactured by Carpentier. The mvention of this instru- 
ment is a notable step in the development of the science of 
electrical measurement. Hitherto it has been impossible to 
get a direct-reading voltmeter which would read one volt of 
alternating pressure accurately. This instrument. gives а 
direct reading for the ten-millionth part of an alternating volt. 
It consists of two thermionic amplifiers, followed by two 
thermionic valves in parallel, the plate current of which 
is measured by an ordinary. direct-current.— milliammeter. 
With the help of this instrument the measureinent of very 
minute alternating. currents and pressures is as simple as 
evervday measurements with ordinary voltmeters and am- 
meters. By its use absolute measurements of inductances and 
capacities are made in a few minutes with a maximum 
inaccuracy of about ! in 1,009. By the use of suitable electrical 
filters " approximately sine-shaped waves are obtained 
bv blocking out the disturbing harmonics. The authors have 
Shown recently in the same journal how the. frequency of 
an alternating. current can be determined with high accu- 
racy. Its sensitiveness is shown bv the fact that it can 
measure, by means of a direct. reading of the pointer, the 
capacity of a sphere one millimetre in radius. The instru- 
ment has very many uscful applications.—- Nature. 
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THE 


CROWN-MAGNETIC MOTOR 


CAR, 


The Entz Petrol-Electric Transmission. 


By F. H. 


AN exhibit of outsfanding interest at the recent Motor 
Exhibition was to be seen at the White City, and con- 
sisted of two complete Crown-Magnetic cars.* lt was 


to be regretted that both the cars were shown complete, 


since a chassis without a body would have demonstrated 
to the public that here, at last, was a radical departure 
froin the conventional system, which it is to be feared 
was not apparent to a very large number of spectators 
who judge mainly by external appearances. However 
that may be, there is no doubt that some change in the 
transmission system of motor cars is long overdue, the 
wonder is that the prevailing system of sliding gear- 
wheels into mesh has survived so long. The only merits 
of the standard system are that it provides a direct 
drive on top gear, and that as regards maintenance 
and upkeep it is comparatively ‘‘ fool-proof’’; that 
ugly, but expressive, word by no means applies to its 
operation, for a high degree of skill is necessury to 
ensure clean changes of gear under all circum- 
stances, ‘‘ double-declutching " being essential in the 
majority of cases. 

Many different systems have been put forward for 
transmitting the power from the engine to the road 
wheels of в car so as to overcome the inherent disability 
of un internal-combustion engine with regard to torque 
at low speeds, but none have met with any great suc- 
cess or general adoption. Among such systems are 
friction drives, with one disk sliding across the face 
of the other, which, although convenient for small cars, 
do not seem likely to find a place on the larger ones, and 
suffer from the defect of having no direct drive. 

Hydraulic transmission, generally using oil as the 
medium, is, of course, well known, and gives very beau- 
tiful results on such comparatively heavy and slow- 
moving mechanisms as machine tools, capstans, hoists, 
cranes, presses, ship's steering gear, &c. Older motor- 
ists will perhaps remember the Pittler rotary machine, 
which was exhibited in London several years ugo as 
the transmission of a car, and which seemed at the time 
very promising. 

One of the latest hydraulic transmission systems is the 
Williams-Janney variable speed gear, consisting of a 
special type of pump with a variable stroke delivering 
fluid to a motor of similar type, but with a fixed stroke, 
the speed of the motor depending on the quantity of fluid 
delivered by the pump. In this way the speed of the 
motor can be varied by infinite degrees from maximum 
to zero without steps, and in either direction ; moreover, 
a straight-through direct drive can be provided on top 
speed. Hydraulic transmission systems, however suc- 
cessful for other purposes, do not seem to lend them- 
selves for automobile work where they are required to 
transmit the power from the high- -speed engine on а саг; 
the first cost is excessive; very high fluid pressures 
are required, in order to keep down the weight and 
size of the apparatus, with the consequence that there 
is а considerable danger of leakage at valves. joints, 
pistons, &c., and the fluid is liable to become frothy 
and heated when in constant cireulation at high speed. 

It is to electric transmission that we look forward 
most confidently for the solution of the problem оп 
automobiles. 

The most obvious form of electric transmission is 
that in which the engine drives an ordinary dynamo 
direct, the current being taken to one or more motors 
driving the rear wheels. The Stevens system whien 
has been used successfully for many years on Tilling- 
Stevens omnibuses is the most widely known application 
of this kind; both the armature and the field have 
double windings which are connected up in series or 


p. 617; and Dec. 26th, 1919, 


* Bere. Rev., Nov. 12th, 1920, 


p. 907. 


HUTTON. 


in parallel according to conditions of load and gradient. 
Other systems have been introduced, one or two includ- 
ing a direct drive on top speed, others having a battery 
as а necessary component of the transmission system, 
but none of them have achieved any great measure of 
success. No system involviug the use of a battery as an 
essential element is likely to come into general use for 
the particular purpose under consideration. 

At this juncture, therefore, the appearance of.the 
Entz transmission system in this country on the Crown- 
Magnetic car is of exceptional interest. Consisting 
essentially of only two dynamo-electric machines, giving 
a direct drive on top speed through the medium of a 
magnetic clutch; providing, with the addition of a 
small battery, a lighting system, an engine starter, and 
an auxiliary brake; requiring very much less skill in 
manipulation than the ordinary mechanical gear; and 
being equally silent at all speeds, it certainly holds out 
inuch proinise providing that its manufacturing cost and 
the weight can be kept within necessary limits. Before 
proceeding further it may be stated that the system has 
been in use in America for several years on a car called 
the Owen Magnetic with very successful results; but 
for the war it would, no doubt, have developed rapidly 
in that country where electrical devices are more quickly 
adopted by the general publie than is the case over here. 
At the present time Owen Magnetic cars are being 
turned out in America as fast as manufacturing facili- 
ties permit. 

The Entz transmission system installed in the Crown 
Magnetic cars which are imported into this country 
is as follows: — 

General Arrangement.—The transmission consists of 
two series-wound machines occupying approximately 
the position of the usual clutch, clutch-shaft, and gear- 
box; the two machines with their resistance coils and 
controller constitute the whole of the essential mech- 
anism. А small battery is carried for engine start- 
ing and lighting purposes, and also to give momen- 
{агу assistance in exciting the field of the generator and 
so cause a quicker ‘‘ pick up,” but it is not essential to 
the transmission system ; that is to suy, the car can be 
run quite well without it. the engine being started by 
hand; in practice little difference is noticed in running 
the car whether the battery is in use or not. The two 
dynamo machines are arranged as follows: The for- 
ward machine occupies the position of the clutch on 
an ordinary car, its field magnets being directly con- 
nected to the engine, taking the place of the ordinary 
flywheel which is thus abolished; the field, therefore, 
always runs at engine speed. The armature is mounted 
on a large hollow shaft forming an extension of the 
propeller shaft. This machine is best described as a 
** clutch-generator °’ since it acts in both those capaci- 
ties as required, and only as a motor when starting the 
engine; in the diagrams it is marked с. It should be 
noticed that both the field and armature of this machine 
revolve, the amount of current generated depending on 
the difference between their respective speeds. 

The rear machine is situated a little further back, about 
the place usually occupied by the gear-box. The field of 
this machine is stationary, bein attached to an alimi- 
nium cradle supported from the frame. The armature 
is mounted on the saine hollow shaft as the armature cf 
the other machine, so that under all circumstances both 
armatures run at the same speed, which is also propeller- 
shaft speed. The rear machine is called the motor м, 
since its chief function is that of a motor, taking cur- 
rent produced by the clutch-generator, to assist in driv- 
ing the propeller shaft and boost the effort of the 
engine power transmitted hy magnetic attraction 
through the clutch-generator. On the “high-speed 
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position ”’ 


the battery, and on the '* neutral position”? with the 


car running at a speed of over 15 miles per hour, as a 


generator for bruking purposes. 

The Action.—-We will now consider the working of the 
system with reference to the diagrams, whiclr, for the 
sake of simplicity, show only, those connections in 
actual use in each position. 

In the first place it must be understood that the energy 
from the engine is transmitted in two portions; one 
portion is mechanical energy transmitted direct to the 
propeller. shaft through the medium of the magnetic 
clutch ; the other portion is electrical energy generated 
һу the forward machine owing to the slip "' or differ- 
ence in speed between armature and field, and is used 
by the rear machine as a motor in assisting to drive the 
shaft. The proportion of each portion of energy trans- 
mitted . depends on the position of the controller, the 
acceleration being caused by a variution in tle propor- 
tion of energy transmitted by the two methods. On 
the high. or ordinary running position all the energy is 


transmitted through the clutch-generator, this machine 


being short-circuited, and only a very slight amount 
of ‘‘slip’’ taking place to generate the energy re- 
quired to produce the clutch action, the difference in 
speed necessary being given as about 2 per cent. The 
motor in this position takes no part in the transmission, 
but асїв as à generator for battery charging. This is 
the normal state of affairs for ordinary running, and 
the speed of the car can be governed within the usual 
range by means of an ordinary accelerator pedal operat- 
ing the throttle valve of the engine. 

We will now consider the opposite end of the scale. 
Fig. 1 shows the engine cranking and the generator G 
acting as a series motor, the motor M being out of 
action. In the first position, fig. 2, the generator is 
run with a weak field owing to the shunt k, a non-induc- 
tive resistance, being placed across it in parallel. The 


Fig. 1. 


Fig 3 Fig 4 


Flas. 1, 2, 3, AND 4.—DiaGRAMS OF CONNECTIONS FOR 
ENrZ MAGNETIC TRANSMISSION. 


current is led to the motor, and the circuits are being 
prepared for the next position; the car may be started 
and run slowly by accelerating the engine. The battery 
circuit is used for initial excitation only, and is cut out 
by a relay (not shown), when the main current builds 
up. This battery circuit is used in all the intermediate 
positions 1 to 5. The connections for the seeond posi- 
tion ure the same as for the first, except that the shunt 
resistance R, Weakening the generator field, is elimin- 
ated. The magnetic clutching effect and consequently 
the car speed is increased, less "slip" taking place. 
The connections for the third, fourth, and fifth posi- 
tions, Би. 3, differ from those for the second position 
only in that a shunt resistance R, is used to weaken the 
motor M field; the amount of resistance in the shunt is 
varied for each of the positions, decreasing to give 
higher car speeds. Through the successive positions the 
magnetic clutch tightens up, causing the armature to 
revolve more nearly at the engine speed, and thus allow- 
ing the engine to transmit more of its power direct, 
and, therefore, the car speed to increase. The next 
step gives the high-speed position, fig. 4, for normal 
running, as already described. In this position the 
generator is short circuited, and the battery is charged 
by the motor M, which acts аха compound differentially- 
wound dynamo. | 


this motor is used as a generator for charging 


The above-mentioned positions of the controller forin 


-the- main principle of the transmission, but two other 


steps are also, provided. One, in which the forward 


machine acts as à dynamo, when the car is stationary, 
for charging the battery on special occasions as when 


a boost is required. The field magnets revolve round 


"the armature which is then stationary, giving the out- 


put -required at a very low speed. The other position 
referred ќо із provided to form an electric brake-bv the 
motor M acting as a series-wound dynamo, and deliver- 
ing current to the resistance R. In this case the car is 
driving the armature, and the braking effect can be 
regulated by the amount of resistance in circuit. 

Ав - -arranged en the Crown Magnetic car the Entz 
transmission system. is not made reversible, the idea 
being that the result achieved. would not compensate 
for the complication necessary in the controlling gear. 
Instead, а small supplementary gear-box of the ordinary 
{уре is used between the dynamo machines and the 
driving shaft, giving one reverse and one forward speed 
in addition to a straight-through direct drive ordinarily 
in use. The one forward speed is provided to allow a 
still further reduction for exceptional circumstances 
such as getting out of a ditch or very deep sand, &o., 
where otherwise a tow rope would be required; in- porq 
nary running it would never be used. 

From the foregoing: account it will be seen that the 
system provides for an efficient transmission, direct 
on top gear; for several intermediate positions all 
equally silent; for a very effective starter; for battery 
charging either when the car is running or stationary ; 
and for an electric brake, while the control is far and 
away more simple to operate than the conventional 
кукќеп now in use. gi 


CORRESPONDENCE. 
Letters received by us 5 P.M. ON TUESDAY cannot appear until 
the following 19 ped should 5 their om) 


cations at the earliest possible moment, No letter can be published 
＋6’f, ls. 8 


An Electric Lawn Mower. 


Could you or any of your readers inform me who are the 
makers of an ‘electrically-driven lawn mower? We have had 
repeated inquiries for this article from large country houses. 

A. E. Saville. 

. Farnham Gas & Electricity Co. 

November Lith, 1920. 


fe 


Power Factor. . 


I have followed this interesting controversy hoping for some 
practical solution which could be easily assimilated by eon- 
sumers, but so far this has not been forthcoming. 

A fixed annual or quarterly charge per k.v.a. of demand, 
plus а unit charge, is undoubtedly the simplest and most 
understandable to the lay mind, but it is not necessarily equit- 
able. 

None of your contributors have touched the vital spot from 
the practical point of view; in fact, all appear to accept with- 
out demur the dietum lust echoed by Mr. Stubbings on 
page 635 of your issue of November 12th, where he says the 
excess K.V.A. cost the undertaking nothing for coal and use 
none of its boiler. plant.” 

Let me give a practical refutation of this statement. Nor- 
nally during factory hours the station per. is about 85 per 
cent., but during the night and week-ends this falls to 50 per 
cent. or less, mainly due to inefficient loading of transformers. 

With such indifferent eoero it is necessary to run а 
6,000-& w. turbo for à demand of 2,000 kw. only. | 

It is obvious that a 2,000-k w. turbo running at ful load is 
more economical in fuel than a 6,000-Kw. turbo working at 
one-third load, and it is a natural corollary that additional 
coal 1185 boiler capacity are essential when such conditions 
preval 

Conditions like the foregoing are only too frequent in in- 
dustrial areas, otherwise the Kk.v.4. demand charge plus the 
additional unit charge would be quite fair. | 

Unfortunately from a tariff point of view, low Р.Е. is rarely 
coincident with peak loads. 


H. Bentham. 
Tandon, W.C. | 
November 2nd, 1920. + 
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I. E. E. Subscriptions. 


In the current issue—page 661—you give the rates of sub- 


scription of the Institution of Civil-Engineers, but I think you 
have omitted to state that Resident means a member 
whose office or place of residence is within 10 miles of London, 
whilst '" Non-resident's subscription is for members beyond 


that limit. pi ЭФ 
С. О. Grimshaw. 
London, S.W. 
November 22nd, 1920. 


[We are obliged to our correspondent for the definition, 
which was not included in the particulars which we: received 
from the Institution.—Eps. Erec. Rev. ] | 


I should be grateful if you would kindly allow me to 
acknowledge receipt of the many letters und proxy papers, 
relating to the proposed increased subscription, which. have 
been sent to me. Although I cannot reply to each individu- 
ally, I have made careful notes of all the points raised, which 
I shall find helpful in connection with the matter. 

I would urge upon the members—particularly the provin- 
cial ones—if they are opposed to the new subscriptions to send 
their proxy papers to me as soon as possible; otherwise the 
members present at the meeting, together with the Council's 
proxy vote, may carry the proposals. Jn 
F. W. Purse. 


Stratford, E. 
November 22nd, 190. 


There appear to have been very few criticisms raised against 
the proposed increase of subscriptions, but it is only natural 
that amongst the 8,000 members of the Institution some dis- 
sentient voices should make themselves heard. The broad 
view of the situation should be taken that as two successive 
Councils representing the membership have unanimously de- 
cided that the Institution needs this increase of income, and 
as the members’ own personal experience in regard to general 
expenditure must convince them that pre-war subscriptions 
will not meet post-war outgoings, they should firmly support 
the action of their representatives and trustees. Whether 
they intend at present to attend the meeting or not, they 
should send in their proxies to the secretary of the Institution, 
so that the resolutions may be passed by an overwhelming 
vote. Otherwise, as such meetings are more likely to be 
attended by the opposing minority than by the assenting 
majority, it might be made to appear that there is a cleavage 
in the ranks of the members, which I am sure does not exist. 


| ЖОР ro G. W. Partridge, M. Inst. E. E. 
. London, S. W ; "s 
November Brd, 1920. 


The Use of Condensers. on 

Could you supply me with a few particulars as to the use 
of condensers in this country for the correction of power 
factor? I know that they are used in the States a good deal, 
but they do not seem to have made much headway in Eng- 
land. I should be much obliged if you could: give me the 
name of any power system which uses them. : si 5 
Pg ' i JUS А udent. 


November '21at, 1920. 1 i Ж Тес 


[An installation of condensers by the British Insulated and 
Helsby Cables, Ltd., was described in our issue of November 
7th, 1919, in. Mr. E. W. Dorey's articles on The Improve- 
ment of Power Factor." The author stated that the com- 
pany's output of condensers to September, 1919, was four 
times their whole output for 1918, and 27. times their output 
for 1914.—Eps. Erec. БЕУ.) „ €» % | 


REVIEWS, .. 


Electric Mains and Distributing Systems. By J. R. Dick, 
B. Sc., M. I. E. E., and F. Fernie, A. M. Inst. C. E., A. M. J. E. E. 
Pp. X +468+xvi. London: Benn Bros., Ltd., 1919. Price 
188. net. MEM" И ae ow 
We gather from the preface to this second edition of Messrs. 
Dick and Fernie’s book that the war was the principal obstacle 
to its earlier issue. Qur readers will probably remember that 
we pointed out when the first edition was published, that a 
second one, freed from the errors which marred {һе first, 
should be issued as soon as possible. The interval enforced 
by the. war bas afforded ample time for the careful and 
thorough revision, correction, and bringing up-to-date of the 
work. We.are glad. to say that this opportunity. has been 
well utilised. - -- .  . (eur dd gu 
There. was never any doubt that the authors of this. book 
were the possessors, between them, of as great an equipment 
of technical abilitv and practical experience as any two men 
who could possibly have.been selected to write a book on 


this subject. That was what made it such a pity that the 


first edition was so imperfect, and although Mr. Dick thought 


. pression 


we were rather too hard on the publishers in our comments, we 
think he will by now have realised that it was because. we 
were disappointed that the hopes we had based on the book's 
appearance had not been fulfilled. | 
Now that the book has been reprinted with the care that 
its importance warrants, with misprints and practically all 
errors removed, we unreservedly congratulate both authors 
and publishers on the publication of a work which must find 
& place on the most accessible shelf of every engineer worthy 
the name who is interested in distribution. | | 
We think it would add to the usefulness of the book ава 
work of reference if the formule were numbered ; and although 
they are correct there are signs omitted on pages 17 (foot) 
and 21. Kirchhoff’s name has an h left out on pages 6 
and 7, though it is correctly spelled on p. 101. On p. 9 we 
find ‘ап uniform, and on p. 14 a uniform." We regard 
the latter as correct, but it is at least à case where uniformity 
should be observed. The use of further for farther, 
as on p. 25, is so common a mistake as almost to have become 
sanctioned by usage. On pages 25 and 26, so far as we can 
see, there i“ no difference in significance between І and L, 
and it is a little confusing to find them used indiscriminately. 
Not to labour this line of criticism, which is as tiring as it 18 
thankless, we would commend to all writers who include 
numerous formule in their works, the propriety of not only 


. numbering their formule, as suggested above, for convenience 


of reference, but of preparing a list of symbols, placing them 
in an appendix, and sticking to the same sign for the same 
thing and the same meaning for the same sign. We do not 
like to see kilowatt-hours called ''kelvins," and.a capital 
„K cannot be justified in any event (p. 55). What autho- 
rity do users of the term produce for their practice? Was 
there not once а proposition that ten units should be called 
one kelvin? | 

The layout of an electrical distribution system is a matter 
in which practical experience is the best teacher, but the 
greatest good results from the union of practical experience 
with theoretical knowledge, and the ability to apply Ше 
faculty of scientific analysis. It is stated at the conclusion 
of the first chapter that ‘‘ the designing is possibly as much 
of an art as a science," and that any network can be com- 
pletely analysed by the application of Ohm's and Kirchhoff's 
laws, but there are. no simple rules for constructing a network 
synthetically.” Since the majority of engineers engaged in 
the distribution and supply of electricity are called upon to 
make the best use they can of some existing network, it is 
precisely the faculty of scientific analysis which is most needed, 
in order that the best judgment can be exercised as to whether 
any improvements can be effected. It does seem a little dis- 
appointing, however, after making lengthy calculations about 
the economy of stepping a distributor, as on p. 21, to be told, 
on turning over the page, that the theoretically possible sav- 
ing is not generally attainable, the practical difficulties. bein 
too great. 

On p. 112 the conclusion is reached that the amount of 
copper used will be a minimum if a constant current density 
is maintained. This must surely be modified in tice, or 
where would be the advantage of using & much higher current 
density in small conductors? .The good old rough-and-ready 
rule of one thousand amperes per square inch has been 
abandoned for many years. We are glad to see emphasised : 
the necessity of most carefully balancing the two.sides of a 
three-wire network, and agree with.the authors that this is 
best carried out by the card system. It is still far too often 
the case that the balancing is done in a haphazard way, with 
ill-kept records which are never consulted. There is no diff- 
culty whatever in properly totalising the records when а 
separate card is used for each consumer. xs ы d 

It would be well to differentiate in some way between the 
word outer,“ applied to a three-wire system, ав on p. 192, 
and the same word applied to the external conductor of а 
concentric cable, which is presumably what is meant on 
p. 165. In the first case the outer is not earthed, and 
in the second case it is the outer and that only which 
is earthed. On p. 165 we are once again told of the futility 
of making calculations, and where resonance effects are of 
importance we are advised to use the oscillograph ; and a 
“but ” is somewhat significantly introduced into the footnote 
to that page: A mathematical study of resonance, but with 
manv practical points of view. is to be found in Mr. M. B. 
Field’s paper, Journal I. E. E., June, 1903. On p. 173 the ex- 
“ unearthed ” neutral is used: Sinee the neutral is 
not in this case exhumed, a better word, it seems to us, would 
be ‘‘ non-earthed.". . ·· | p Ju PON. 
. We think the question of heavy rushes of current on switch- 
ing-in transformers might have been dealt with when consider- 
ing the allied question of abnormal pressure rises. ' It 
often been stated, even publicly, that such heavy current 
rushes, due in large measure to opposition between the sense 
of the residual magnetism and that of the current wave, can 
be prevented by switching in slowly. This, with an dil 
switch, ‘would seem at least unreliable, and we wonder what 
experimental evidence could be adduced in support ef the 
view that such. action would be efficacious. : "n 

We should like some amplification of the statement made 
on p. 179 that three-phase transformers are costlier than those 
for single phase. The cost of three single-phase transformers 
for a given total output is undoubtedly greater, 1n all but the 
largest sizes, than that of a 3-phase transformer of the same 
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output; and the question whether a three-phase transformer 
of a given output is or is not more costly than a single-phase 
transtormer of the same output depends almost entirely on 
a manufacturer's practice and factory lay-out. 

We are quite sure that neither the I.E.C. nor the B.E.S.A. 
(referred to on pages 194 and 195 as the E. S. C.) speak of 
degrees Fahrenheit in any of their publications, and there is 
no reason why any engineer should do so. 1t was with some 
surprise, therefore, that we found sundry extracts from these 
standards translated into that scale on the pages mentioned. 

On p. 196 the authors record their opinion that the shape 
of the conductors has little or no eflect on the factor of safety 
of the cable at high voltages. We think this point might 
with advantage be developed somewhat, with reasons why 16 
should be supposed that it had. On p. 207 it is stated that 
“every cable maker's composition is secret. and probably 
different." Well, we wonder! On p. 260 we think the authors 
are right in recommending the bonding and earthing of the 
lead as against breaking it at short intervals for the purpose 
of localising corrosion or burning. Оп p. 250 we read: * Vul- 
canised bitumen softens when heated, und the conductor 
tends to become decentralised. This statement is often made 
and nearly as often contradicted.” We should not be inclined 
to attach much, if any, importance to a contradiction of this 
sort. It is very obviously an ez parte statement, and the clue 
is provided by the next sentence: We believe the effect 
takes place far more readily with some makes than with 
others." Is it really an objection. to the use of iron pipes 
that if a cable fails it is liable to cause a very bad earth and 
interrupt the supply? To our way of thinking, this is pre- 
cisely what should happen. It conduces, among other things, 
to speed of repair, if the supply is completely cut off, and a 
lame supply is as bad as none at all. We are in complete 
agreement with the authors in advocating the employment 
of none but well-paid, thoroughly competent jointers. A bad 
jointer can cost more in the damage he brings about than 
could be saved on bis pay in a hundred years. 

The authors recommend that when a cable is to be hauled 


a rope should be attached to the core. We remember a con- | 


trivance like a wire stocking, which slipped over the sheathing, 
and the harder it was pulled the tighter it got. This device, 
we believe, was first used by Mr. Fedden. Is it still em- 
ployed? We are glad to see due emphasis laid on the keeping 
of records and the correct allocation of all costs. Great pains 
are taken to get the costs of generation correct, down to the 
third place of decimals, but those relating to distribution are 
seldom so accurately known. ‘There is a useful chapter on 
earthing and earthing devices, and incidentally the Bowden- 
Thompson system, in which metallic shields are introduced 
between the conductors, is not regarded with favour, for 
the reason that, in the authors’ opinion, the stress in the 
dielectric is raised by as much as 70 per cent. In any case 
there would seem to be the same objection to the introduction 
of metallic shields as to the use of earth shields in trans- 
formers, to which many take strong exception, because it 
puts the candle too near the gunpowder. We must presume 
that the sentence on p. 361 which reads: ''Carbon ends 
packed round the earth plate are sometimes used for lightning 
conductors '" does not mean what it says. Perhaps carbon 
ends are sometimes buried round the earth plates of lightning 
conductors, but the sentence should be reconstructed. 

We have devoted a good deal of space to the consideration 
of this book, because we think the subject with which it deals 
is one of the most important in the domain of electricity 
supply. The authors give careful and mature attention to 
its many aspects. and do not hesitate to give their own views, 
based on experience, even where thev conflict with opinions 
generally held, and in some cases previously held bv them- 
selves. The book contains information of interest and value 
not onlv to the mains engineer, but to the general manager, 
the station engineer, and all engaged in central station work. 
In addition to these, the manufacturer will find in it things 
which he ought to know, whether he be a maker of cable, 
machinery, transformers, or switchgear. And. in conclusion, 
we are glad to have the opportunity of extending to the book 
the welcome we should have liked to have heen able to give 
it on its first appearance. 


U.S.A. Wages Fall,—With immigrants arriving in the 
U.S.A. from Europe at the rate of a million per annum, 
American labour leaders are becoming increasingly apprehen- 
sive at the prospects of widespread unemplovment. It is true 
that thev proclaim that the high wages established during the 
war period must not be reduced, but the fact remains. and it 
is an encouraging one, that wherever necessary curtailments 
of pay have been enforced they have been accepted. Striking 
illustrations of the fact are contained in Press reports which, 
inter alia, state that threatened strikes for increased wages in 
New York have been abandoned. Moreover, from Virginia 
comes the significant news that cotton factory emplovés have 
of their own volition voted for a reduction in wages of 25 per 
cent., and in the textile centres of Pennsylvania and New Epg— 
land wage decreases of from 15 to 25 per cent. have been 
decreed withont dispute. In thia conntry prices of variour 


commodities have recently fallen and others show signs of 
following, 


LEGAL. 


TAE Britisa TRoMsoN-HousToN Co., Lrp., v. THE CORONA 
Lamp Works, р. 


Tue following is an abstract of the judgment of the Master 
of the Rolls in this case upon the plaintiffs’ appeal from the 
judgment of Mr. Justice Sargant, a summary of which 
appeared in our last week's issue :— | | 

This appeal from Mr. Justice Sargant raises the question 
of the validity of certain letters patent No. 10,918 of 1913 
granted to the plaintiffs for improvements in incandescent 
electric lamps. The lamp protected by the patent is known 
as the half-watt lamp, and has proved in practice to have the 
qualities claimed for it, and there has been a great and in- 
creasing sale of lamps made under the patent. I agree with 
Mr. Justice Sargant that the defences to the action are 
reduced to: (1) Want of invention or subject-matter; (2) 
insufficiency; and (3) non-infringement. I also agree with 
him that little importance is to be attached to the defence of 
non-infringement, and that it was proved by ihe evidence 
given before him, assuming the validity of the patent. The 
other two defences are, however, of much more importance. 

The general history of the incandescent lamp is stated by 
Mr. Justice Sargant in his judgments, and I do not need to 
repeat it. The result was that in 1913 the tungsten vacuum 
lamp, for all practical purposes, held the field, and attempts 
at improvement had latterly taken the form of attempts to 
obtain a higher and more perfect vacuum. 

There had, however, been attempts to produce gasfilled 
lamps. but the result had been unsatisfactory, because the 
loss of heat and therefore of light by convection or conduction 
exceeded the beneficial effect in preventing deterioration of 
the material by vaporisation. 

The plaintiffs claim that they have overcome these diffi- 
culties, and that their discovery renders the introduction of 
cas into a metal filament lamp no longer a retrograde step, 
but an advance in lamp construction, which makes practicable 
a higher temperature, and therefore a greater incandescence 
without prohibitive vaporisation, and without excessive 
shortening of useful life. It seems to me that the essential 
discovery is that the conduction and convection losses can be 
avercome and connteracted by increasing the temperature 
and incandescence without shortening the life of the lamp 
if with a suitable gas and a suitable pressure the filament 
emploved of tungsten or other suitable metal is large in 
diameter or cross-section. I shall have to examine later the 
meaning of the word ''large." It is thus described by Mr. 
Swinburne. an expert witness called by the plaintiffs: '' The 
invention ir this: it can be put very shortly, it was found 
that a tungsten lamp could not be rnn commercially under 
something in the neighbourhood of 1 watt ner candle. the 
reason being that if vou tried to run it at a higher efficiencv 
the tungsten went off and blackened the lamp. Langmuir 
realised that if he put the gas in he might stop this vaporisa- 
tion of the filament, but he also realised what was most 
important, that the ordinarv case of putting a gas in would 
carry away heat bv convection: he renlised if this filament 
was thick the lighting power increased directlv as the dia- 
meter, but the convection did not increase nearly so fast, 
therefore, if he started, as it were, а race between the two, 
he could succeed at a certain diameter in getting a higher 
efficiency with a decent light than he could before, because 
bv using a thicker filament the convection did not increase in 
proportion, and so he is enabled to solve the difficulty. Tt 
is not that he is merelv gettine a little advantage, it is that 
he has really a tremendons advantage, and this change in 
lamp manufacture is з very fundamental chance, and one of 
enormous commercial importance. It is the biggest step in 
lamp making that T know of." The snerification points out 
that a large. or as it is sometimes called. a thick filament, 
mav be obtained bv increasing the size of a straight filament 
or by using a smaller filament and coiling it closely so ав to 
nroduce something approaching to a cvlinder. It does not. 
however, noint ont that in making a small lamp of low candle 
power such as is suitable for domestic use. it is necessary to 
obtain the henefit of the invention that the filament shonld 
be coiled. That it is necessarv in such a lamp to coil the 


' filament seems to be admitted be the appellants’ counsel. 


In order to prove their defence of want of subject-matter. 
the defendants referred to a number of earlier patents in 
which it was said that the whole of the subject-matter of the 


patents was to be found. Mr. Justice Sargant examined these. 


earlier patents minutelv, and came to the conclusion that the 
disclosnres contained in them were not such as to deprive 
the plaintiffs’ patent of subject-matter or inventive merit. 
T agree with his comments upon, and the conclusions he drawa 
from. these earlier patents. The new element introduced as 
to the old knowledge by this discovery is, as Mr. Swinburne 
gavs. that bv using a filament of large diameter or cross- 
section. whether it he what was called primarily large or 
secondarily large, namelv, a filament in itself thin but having 
the effect of a thick filament bv being closely coiled. the 
advantages of the introduction of gas may he obtained withont 
the disadvantages which up to then had accompanied it. The 
appellants’ counsel contended that the discovery and the 
invention extended beyond that of largeness in the filaments, 
but I am unable to see that this is the case, and Mr. Swin- 
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burne does not seem to claim anything beyond the use of a 
large filament. i 

lt remained to examine whether Mr. Justice Sargant was 
right in holding that the patent was bad from insutliciency, 
because there was no sutticient definition of largeness to show 
the ambit of the monopoly claimed. The description of the 
filament in the first claim is à filament of tungsten or other 
refractory metal of large diameter or cross-section or of con- 
centrated form," the latter expression referring to the fila- 
ment when closely coiled so as to produce the effect of a 
large cross-section. There seems to have been some discussion 
at the trial before Mr. Justice Sargant, but before us the 
meaning stated by him in his judgment was accepted by the 
appellants’ counsel. It is as follows: In other words, 
large must not be regarded absolutely in relation to mere 
diameter or thickness, but is limited or modified in relation 
to results, and means sufliciently ‘large’ to take advantage 
of the new discovery as to convection and conduction losses 
enunciated at the foot of page 8 of the specification, and 
accordingly to produce such a combination that much higher 
temperature and incandescence may be obtained with a com- 
mercial length of life.” 

As I have said, the real discovery is that by the use of a 
large filament the introduction of gas into the lamp is made 
possible and good results obtained from it without the cor- 
responding disadvantage of convection and conduction losses. 
The actual degree of largeness must vary according to a large 
number of varying circumstances in the manufacture of 
different lamps, und it seems to me that the only way in 
which the requisite degree of largeness can be ascertained 1s 
by а number of experunents under the special conditions in 
which a particular lamp is manufactured. Similarly, as 
pointed out by Mr. Justice Sargant, the only way ш which 
a lamp maker can ascertain. whether he is infringing the 
patent is by making experiments for the purpose of ascertain- 
ing whether a gasfilled lamp attains such a degree of efficiency 
and such a length of life as to fall within the patent. 

This, in my opinion, is too vague a definition of largeness 
to describe the nature of the invention or limit the ambit 
of the claim, and, therefore, I think the decision of Mr. 
Justice Sargant was right, and the appeal must be dismissed 
with costs. 

The Lords Justices delivered judgment to the same effect. 


— ee ——— 


AN ELECTRICITY SUPPLY CONTRACT. 
APPLICATION TO ANNUL. 


THE NORTH METROPOLITAN ELECTRIC POWER SUPPLY Co., of 
Broadway House, Westminster, were the applicants to Mr. 
Justice P. O. Lawrence, in the Chancery Division, on Thurs- 
day, upon an adjourned summons, for ап order suspending 
or annulling four agreements made for the supply by them 
of electrical energy to the Corporation of Stoke Newington, 
or by consent amending them, on the ground that owing to 
. the alteration of trade conditions occasioned by the war the 
contract could not be enforced without serious loss бо the 
plaintiffs. 

Mr. Tyldesley Jones, K.C., and Mr. Craig Henderson ap- 
peared for the plaintiffs; and Mr. C. E. E. Jenkins, K.C., and 
Mr. Merlin for the defendant Corporation. 

Mr. JENKINS said he imagined that it was not a case for 
suspension, but for annulment, otherwise the people of Stoke 
Newington would have to go in darkness. 

Mr. JONES said that would not be possible because even if 
his Lordship should decide in his favour it was obvious that 
a reasonable time would have to be allowed in order that the 
defendants might make arrangements to get their electricity 
elsewhere. The plaintiffs wanted the contract cancelled be- 
cause they were making a very heavy loss on it. The main 
cause of the increase in the cost of production was the rise 
in the price of coal and labour, due to conditions arising out 
of the war; and this entailed serious hardship on the plain- 
tiffs. They were under a statutory obligation to supply the 
defendants with energy even if the agreements were torn up. 
Under their Act they were bound to give every authorised 
distributor in their area & supply, and in certain cases the 


maximum prices were specified in the Act, but where the 


distributors did not take the whole of their supply from the 
plaintiffs then it was a matter for arbitration. | 
Mr. JENKINS said the plaintiffs had to make out not only 
that there had been an alteration in trade conditions occa- 
sioned by the war, but that they were suffering serious hard- 
ship within the meaning of the special Acts of Parliament. 
An affidavit had been sworn by Mr. E. T. Ruthven-Murray, 
general manager and chief engineer to the plaintiff company, 
in which he said that the increased cost of producing electrical 
energy was chiefly due to the increased cost of coal, and in 
а minor degree to the increased cost of labour. Even if they 
obtained any benefit from the order recently made for the 
reduction of 10s. per ton in the cost of coal used in the pro- 
duction of electrical energy for domestic and household pur- 
poses, that benefit must be passed on to the defendants. 
Since that order was made the price of coal had again risen 
«wig to the increase in the cost of railway und coustwise 
Éreghts, and the plaintiffs would be compelled bv order of 
Whe Controller of Coal Mines to use inferior grades of coal 
zand slack which were uneconomical and unsuitable for use 
n the mechanical stokers of the plaintiffs’ boilers. In can- 


: d à 
sequence of all this, the plaintiffs were making а heavy loss: 
on the contract. In February last year they ottered to amend 
the agreement by the insertion of a coal clause, providing 
for an increase in the price of energy in proportion to ne 
increase in the price of coal, but they had never been able 
to obtain a reply from the defendants. | 

The aftidavit was read by Mr. ‘l'yldesley Jones when the 
hearing was resuined on Friday, when he said that a sum- 
шагу statement contained in it showed that costs were falling 
down to the time when the war began, with increasing profits, 
while since then costs had been gradually rising. 

His LORDSHIP: There is no hope of a reduetion in the cost 
of coal and freight? 

Mr. JoNEs said unfortunately it could not be seen at present, 
but the plaintiffs agreed that such a thing might happen 
sume day, and that was one of the reasons why they sug- 
gested the insertion of a coal clause in the contract. 
Не put in a table which, he said, had been published in the 
ELECTRICAL REVIEW, showing the comparative charges by dis- 
tributors and power companies for light and power from 
1914. In that connection he said that, according to his 
instructions, Stoke Newington was the only local authority 
that had not raised its charges. | 

Mr. JENKINS read an affidavit by Mr. Colin Stuart Hann, 
electrical engineer to the Borough ot Stoke Newington, in 
reply to that of Mr. Murray. Не said that in his opinion 
the annulment of the contract would deprive the defendants 
of the benetit of the competition which resulted in the agree-. 
ments. ‘Lhe plaintiff company was a wealthy corporation, 
supplving a great number of large customers, amongst others 
the Middlesex Tramways. In that connection they had to 
maintain а surplus of energy, and the amount they supplied 
to the defendants was so small that it might be regarded as 
being supplied out of that surplus or waste product, and 
that was why they had been able to supply the defendants 
With energy at below cost price. With regard to the offer, 
he said the plaintiffs broke off negotiations. 

Mr. Jones said there was no such thing as waste product 
in relation to the supply of electricity. 

The aflidavit then dealt with figures concerning cost of 
production, and concluded by stating that in the opinion of 
Mr. Hann, the increase of cost caused by the deduction of 
the umount of energy supplied to the defendants from the 
total amount of energy produced by the plaintiffs should be 
almost inappreciable. 

Mr. JENKiNS read further evidence dealing with the coal 
position, and said that it was common ground that the rise 
in the price of coal at first was due to the war, but it was 
open to question whether the later rises were not due to the 
peace. - 

At the adjournment, Mr. Jones said that the offer to the 
defendants with regard to the coal clause was still open, but 
there must be a time-limit to it. He could not fight with 
his hands tied. ; 

Mr. JENKINS said he мах not pressing the other side to keep 
the offer open, and he was not going to say that he accepted 
or refused it. | 

Mr. Jones said it remained open until the next time the 
case was heard, and he would not withdraw it before. 

Mr ЈЕХКІХѕЅ then said that the defendants preferred to take 
a decision of, the Court. 

The summons was thereupon adjourned to a day to be fixed. 


А MISUNDERSTANDING. 


AT Blackburn County Court, оп Monday, Thomas Speak, 
electrical engineer, claimed froin 1homas W. Foster, engineer, 
of Montague Street, £13 10s. for work done. Defendant paid 
£8 10s. into Court. It was stated that plaintiff agreed to 
install а 2-H.v. motor engine for £8 10s., and a 6-H.P. motor 
for £5. Defendant said the £8 10s. was to cover both jobs. 

His Honour gave a verdict for £12, and said there had been 
an honest misunderstanding between the parties. 


MaLiCcIOUs DAMAGE. 


AT Holmfirth, last week, Hirst Taylor and Harry Heeley were 
each fined £5 and 35s. costs, for maliciously damaging an 
electric light globe in a Great Central corridor train trayelling 
between Penistone and Brockholes. Each dared the other 
to kick the globe down, and eventually Heeley did so. 


Ф 
OBTAINING ELECTRICAL GOODS BY FALSE PRETENCES. 


AT the Central Criminal Court, on Tuesday, last week, 
Edward Adames, 47, described as an electrician, pleaded 
guilty of obtaining quantities of electrical goods by false 
pretences from the Edison Swan Electrical: Co., Ltd., and 
the Sun Electrical Co., Ltd. Mr. Fortune, who prosecuted, 
stated that last May the prisoner went to the premises of 
the Edison Swan Electrical Co., Ltd., and ordered a quantity 
of electric lamps. He promised to рау the next day, and 
in order to obtain the goods handed over a trade card con- 
taining the name Edward Adames & Son, electrical con- 
tractors, 12, Savoy Rise, Savoy Street, Strand." Оп the 
strength of this statement he got possession of the goods, 
but it subsequently turned out that no business of any sort . 
was carried on by him at the address given. Two days later 
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be again called at the prossoutors, and obtained further goods 
for which he gave a cheque, which was dishonoured on pre- 
sentation. In September he obtained goods in а similar 
manner from the Sun Electrical Co., Ltd. А police officer 
stated that the accused had been an electrical engineer for 
many years, and he appeared to have obtained orders from 
various householders for electrical work, receiving money on 
account, but did not carry out the work. By means of a 
worthless cheque he had also obtained electrical goods from 
the British Thomson-Houston Co. 

The RECORDER sentenced the accused to 12 months' imprison- 
ment with hard labour. 


RESEARCH GRANT PROTEST. 


As has been previously mentioned in the ELECTRICAL REVIEW, 
on August 5th last the shareholders in Messrs. Brunner, Mond 
an . agreed to а resolution authorising the directors to 
distribute the sum of £100,000 from the investment surplus 
reserve account among selected universities or other scientific 
institutions for the furtherance of scientific education and 
research. As a consequence of this resolution, Mr. Evans, 
a shareholder in the company, who at the meeting voted 
against the resolution, applied to the High Court for an in- 
junction to restrain the company from disbursing the 
amount agreed upon. 

Before Mr. Justice Eve, Mr. CLAVTON, K.O., for the plaintiff, 
submitted that the resolution was ultra vires of the company, 
and therefore could he objected to by one shareholder. The 


main object of the company, as set out in the memorandum 
of association, was to acquire the business of Brunner, Mond 
and Co., chemical manufacturers, but it was also stated that 
the company took power to undertake any business incidental 
and conducive to the carrying out of the main object. Mr. 
Justice Eve observed that the case seemed to resolve itself into 
a decision as to whether the disputed sum was to be devoted 
to an object incidental and conducive to the main object, and 
Mr. MavanaM, K.C., for the defendants, said that was his 
clients’ case. Mr. Clayton maintained that a limit had to be 
set to the disposal of money in this way, and the object 
should be conducive in a specific and not in a general manner. 
In his judgment, Mr. Justice Eve said that it was urged on 
behalf of the plaintiff that the terms of the resolution were 
too vague, but he (his Lordship) could not agree. Не felt 
some difficulty, however, in the definition of the furtherance 
of scientific education and research, but could not disregard - 
the evidence of the directors who were specialists in the busi- 
ness. The directors said that the grant would tend to train 
men whose services would eventually be advantageous to the 
company, and that seemed to his Lordship to dispose of the 
criticism that it was too general and not confined to a speciul 
branch of science. The evidence showed that the company 
had experienced difficulty in obtaining the right class of men, 
and the provision of this fund would enable an efficient body 
of men to be brought into existence by whose services the 
company would benefit. In the circumstances, his Lordship 
considered that he ought not to interfere by injunction, and 
he would therefore make no order. 


THE SHIPBUILDING, ENGINEERING AND ELECTRICAL EXHIBITION. 


(Continued from p. 667.) 


MESSRS. BRECKNELL, MUNRO & RoGERBS, LTD.—A representa- 
tive collection of electric traction and haulage gear is to be found 
on this stand. The exhibits include the Brecknell electric signal 
for suburban lines and light railways. The whole of this 
apparatus, with the exception of the lamp boxes, is placed on the 
overhead line. A mechanical off" contact is fitted, which renders 
sticking of parts, owing to the coils becoming heated, impossible. 
A new type of pantograph current collector (fig. 9), in віз зв of from 
10 to 500 amperes, is shown. This collector is made with either one or 
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Fig. 9. —PANTOGRAPH CURRENT COLLECTOR. 


two collector bows in aluminium or copper. The largest size will 
rise to wires fixed 74 ft. above the roof of the vehicle on which it 
ie mounted. Other exhibits are double-pole collectors, three-phase 
pantograph collectors, slip-ring collectors, trolley heads of various 
types and sizes, collector shoes, trolley wire ears, hangers, insula- 
tors, switchgear, moulded mica and rubber insulation, &с, 


Messrs. TELFORD, GRIER & McKay.—This exhibit consists of 
Morse lamps and semaphores, an Eleotolite lighting set, a ship- 
yard electric winch, and ships’ electrical installations. A W. G. 
tell-tale forms a feature of the display. This is connected up to 
five lights representing the navigation lights of a vessel. Small 
indicating lamps show whether the navigation lights are “on " or 
“off.” Should any of the lamps fail, a solenoid drops and closes a 
warning-bell circuit. 


Messrs. KELVIN, BOTTOMLEY & BAIRD, LTD.—Among many 
other instruments, this firm shows examples of its ‘‘ Pneumer- 
oator" tank gauge which, in addition to indicating the liquid 
head, can be calibrated to give а direct reading of the corresponding 
weight or volume. An electric annunciator may be fitted to the 
instrument to indicate predetermined mean, maximum, minimum 
or other levels, The meroury in the device makes and breaks its 
own connections at the determined point, thereby operating an 
indicating hand on the annunoiator and ringing an alarm bell. To 
accomplish this, the only wiring necessary is between the mercury 
columns and the annunciator. Diaphragms and floats are entirely 
obviated. The “ Denny-Edgecombe " torsionmeter (fig. 10) is а 
notable feature of the stand. This device is actuated by the 
angular twist of a known length of the shaft transmitting the 
power to be measured. Two members of the torsionmeter are 
rigidly attached to the shaft at a specified distance apart, and the 


Fic. 10.—DENNY-EDGECOMBE TORSION METER. 


relative angular movement is transmitted through a step-up system 
of balanced levers to a contactor-arm moving over a specially 
constructed rheostat carried by and rotating with the shaft. The 
current in a local circuit, including a differentially-wound indicator, 
is controlled by the position of the rheostat contactor-arm and the 
indicator is calibrated to read directly the H.P. transmitted at a 
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known speed of revolution, or alternatively, the torsion in the 
shaft, as may be desired. The contactor arm rubs on the resistance 
ribbon only while a reading is being taken, i.s., so long as a push- 
button is depressed. Other features of the exhibit are draught 
indicators. sextants, barometers, &o. 


Messrs. HOLOPHANE, Ltp.—One of the brightest spots in 
the Exhibition is this company's stand, displaying examples of 
scientific lighting. On the front of the stand are three pairs of 
lamps exemplifying extensive, intensive, and focusing lighting 
systems, together with curves showing the.distribution of the rays. 
Industrial-type lanterns are shown, as well as street.lighting 
lanterns fitted with band and bowl refractors. A special “ anti- 
glare” motor-car head light is contrasted with the usual design. 
Asymmetrical fittings with a reflecting back and diffusing front, 
angle reflectors for shop-window lighting, and reflector-refractors 
for offices, are included among the exhibits. A tastefully coloured 
bow! giving pleasing resulte— the Decolite”—is also on view. А 
collection of photographs shows the results obtained from lighting 
systems installed by the firm. 


MESSRS. W. Мс@косн & Co., LTD, have an extensive display of 
switchgear and fittings for ships’ electrical installations. On the 
stand is a marble switchboard built to comply with the latest 
Lloyd's rules, and fitted. with quick-break knife switches and Home 
Office type fuses. Klidos switch and fure-boxes, water-tight 
bulkheads and glands are also exhibited. . In the centre of the 
stand is a complete full-sized model of an electrically-fitted state- 
room with every modern appliance to hand. The bulk of the 
material exhibited is made in Birmingham. 


Messrs. SIMPLEX Conpuits, Lrp., show an extensive and 
attractive display of domestio electrical devives of all kins, 
including Plexsim ” fires, kettles, irons, electric light fittings, &c. 
The well-known conduit is not given much space, but a new type 
of ironclad distribution board fitted with special fuse unite so 
mounted as to make wiring easy, and to facilitate inspection, is 
shown. This is accomplished by hinging the interior on pins, 
enabling the whole to be lifted out at either end. Another feature 
of these Diaduct boxes is the method of entry provided for the 
cables. The sides of the boxes are slotted ouf and removable 
troughs, drilled as required, may be easily fitted. This feature is 
valuable when alteration of drilling is required when the box has 
been fitted in position. The boxes are made in sizes of from two 
to twelve ways of 15 amperes per way. 


Messrs. Dent & Co. & JOHNSON, LTD.—This firm, which is 
associated with the ivstallers ok Big Ben," exhibits a wide 
selection of navigational instruments, including ships’ compasses, 
binnacles, &o. '" Johnson's Patent loud speaking telephones for 
communication between various stations on board ship are shown. 
These are very efficient instruments, absolutely water-tight and 
unchanged by varying climatic conditions. All working parts are 
totally enclosed. A special type of ball is fitted, which is also 
suitable for mine signalling. 


THe Morean CRUCIBLE Co, Lrp.—This firm displays a 
number of carbon brushes for dynamos ani motors, magneto 
carbons, carbon switch contacts, telephone electrodes, diaphragms, 
&o., welding carbons and оа bon powder resistances. 


THE HARLAND ENGINEtRING Co, LTD., and the Ввттізн 
Ег,ествіс PLANT Co, LTD.—A comprehensive display of electrical 
gear, &3, is to be found on this stand. A speciality is mill motors, 
both A. O. and D.C., and a 159-H.P. pap2r-mill motor is one of the 
largest machines in the exhibit. Internally ventilated by an 
enclosed fan, this is а good machine for satisfactory performance 
in wet and dirty situations. The Harland patent speed interlock 
is shown, which possesses the advantages of obviating heavy belta, 
cones, &c., permitting rapid changes of speed, and abolishing 
heavy, light-obstructing driving mechanism. Ths action of this 
apparatus is best illustrated by the diagram, fig. 11, and may 
be briefly described as follows: — A shaft A runs through the 
entire length of the paper machine, and is driven by a small 
motor., This master shaft drives, by means of bevel gears в®а 
spur shaft с. There are a many bevels and shafts, &o., as there are 
individual motors driving different seotions of the paper machine— 
that is to say, if 10 motors are used to drive the paper machine, 
there would be 10 units of gear. Each spur shaft О is coupled to a 
differential gear D, the other end of the differential is coupled to 
shaft, E, upon which is mounted a small cone pulley н, which 
is deíveu by a similar cone palley н mounted on the shaft of the 
main sactional motor driven by belt I. The two pulleys K repre- 
sent guide pulleys for the belt L; these pulleys are in practice 
mounted as near as possible to the pulleys H, ensuring that, when 
once set, the belt т, will not wander over the face of B. If the 
shafts с and E, coupled up to and supporting the differential р, 
are running at different speeds, the case of the differential р 
enclosing the gear must revo've. This feature of the differential 
has been made use of. The differential D is surrounded by a 
3 shunt regulator M, with а moving arm d mounted on 
shaft в. The shunt regulator M controls the speed of motor F, and is 
in circuit with it. If the case of the differential D revolves, and 
with it the shunt regulator arm d, immediately the speed of 
motor F is altered, and synchronism is effected automatically 
between spurs C and E, and the switch arm G remains on one oon- 
tact of che shunt regalator until any further factors operate to 
change either the speed of the master motor or sectional motor Р; 
the arm G will then simply move slightly and will remain on that 
contact of the shunt regulator as will give the same speeds to 
spurs с and x. The pulleys are used to give different drafts 
between the various s:otions of the paper machine—15/20 per cent. 
speed change is generally provided for; o in the sketoh shows a 


а screw shaft which goes to the op rating side of the paper 
machine on the other side of the wall. By turniug this shaft a 
few ‘revolutions the operator can change the draft between sections 
within the limits of the cone pulleys—that is, about 15/20 per 
cent. The belt L has no power to transmit except that required 


to overcome ball-bearing friction. The belt is made relatively 


heavy so as to ensure sliplees drive, and this has been shown to be 
obtained in practice. The speed of the whole paper machine is 
changed by altering the speed of shaft A. Immediately this is 
done, all the shafts E for а moment run out of harmony with the 
master shaft; as a result, all thedifferential gear cases move the shunt 
regulator arms G to such a position on the shunt regulators 
as will give individual harmony with the master shaft; oom- 
plete rest and synchronism is then attained. and the whole 


Его. 11.—THE HARLAND PATENT SPEED INTERLOCK. 


machine runs as if mechanically interlocked at the same draft. 
No more relative movement oan then take place than would be 
possible if the different sections of the paper machine were 
coupled together by gears. This arrangement gives, in addition to 
the interlock, the greatest, flexibility and ease of operation. 

A "Crescent" coal-cutter is exhibited. This machine has its 
gears entirely enclosed in str n ; cast-steel boxes. Lubrication, an 
important item in this class о: machine, is by a plunger 
pump fitted in the bottom of the gear box. The coal-cutter is in 
parts easily assembled in the mine and giving great rigidity. A 
mine distribution fase box, gate-end boxes, switchgear, &о., are 
shown. Ia addition to these, there are pumps for water and 
tailinzs from metalliferous mines. 


THE MARCONI INTERNATIONAL MARINE COMMUNICATION Co. 
LTD.—Thie stand includes a replica of the wireless telegraph 
cabin of » modern ship, in which is fitted a main-spark set rated 
at 1j KW., а main continuous-wave set of the same nominal power, 
and a smaller 14-Kw. set. The transmission side of the first set 
works over a guaranteed range of 400 miles. The receiver is of 
the “31-A type, in oircuit with a new heterodyne receiver 
embodying a four-eleotrode valve. For shorter ranges the ampli- 
fying panel of a D.F. set is used for reception purposes. The 0. w. 
panel may be used for a range of 1,000 miles, but is capable of & 
much wider application. The range of the emergenoy set is from 
80 to 100 miles. The most important featdres of the apparatus 
are the small amount of space which it occupies, the fact that а 
silence cabin is unnecessary, and that the sets are practically fool- 
proof, being so simple in operation. | О 


Messrs. W. BRowN & Co.— This Glasgow firm shows a wide range 
of electrical fittings and plant of many descriptions. The exhibit . 


inoludes cables, rubber and bitumen insulated and lead-covered, and | 


armoured ; storage cells in glass, and ebonite cases by FULLERS 
UNITED ELECTRIC WORKS, LTD., as well as arc lamp carbons, &o., 
by the same firm. The products of the MIDLAND ELEOTRIC 
MANUFACTURING CO., LTD., shown, include ironclad switches, two 
and three-pole, up to 200 ampares and 600 volte, fuses and distri- 
bution boxes. Motors mavufactured by Мкззвв. HORACE GREEN 
AND Co. are shown. These are D.C. motors of the enclosed venti- 
lated type up to 100 B H.P., and А.С. motors up to 200 B.H.P., 
and for all frequencies, squirrel-cage, made and fitted with 
solid welded rotor end rings, ball and roller bearings. Other firms 
represented on this stand are WATERTIGHT FITTINGS, LTD. (cast- 
iron, brass and sheet metal fittings for lighting, &o., and speolal 
bulkhead fittings); New BRITISH ELECTRIC SUPPLY Oo., LTD. 
(D. o. and А.С. totally-enclosed, oontinuouely- rated, low - tempera- 
ture motors); and Messrs. B. G. LEACH & Co. (table, desk, and 
bracket fans, motor-driven sirens, A.C. or D. C., propeller fans, and 
small motors for polishing and baffing). | 


Мквввв. VICKERS, LTD.—A large space has been taken up by this 
firm, which shows broaching machines, bor. machinery, 
railway materials, sewing machines, miniature rifles, hydraulic 
valves, and ап electrically-driven Williams-Janney hydraulis ` 
winding engine, &c. Associated with Vickers, Ltd., are the Ioco 
RUBBER AND WATERPROOFING Co., MicHELL BEARINGS, LTD., 
WHITE, JACOBY & Co. (portable electric drills, magnetic adhesion 
electrical drills, and armatures ard componente), T. COOKE AND: 
Sons, LTD. (surveying instruments, and instrament-making 
machine tools), VICKERS PETTERS, LTD. (eleotrio lighting sete, oil 
engines and winches), and Mresrs. S. B. SAUNDERS, LTD, 


(To be concluded.) 
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BUSINESS NOTES. 


Bankruptcy — Proceedings.—J. J. Symons (Zodiac 
Peerless Electric Lamp Co.), 25, Denmark Street, Charing Gross 
Road, W.C.—The public examination was held on November 16th, 
before Mr. Registrar Mellor, at the London Bankruptcy Court, of 
this debtor. The accounts showed liabilities £2,200 98. 2d., against 
assets valued at £216 2s. 8d. The debtor stated that he joined his 
father in partnership, and they commenced the above business in 
October, 1918, with & capital of £200. The parthership was 
dissolved in November, 1919, when witness gave his father a 
promissory note for £200 in respect of money the latter had 
advanced to the business. He subsequently continued it alone, 
but under the same style until last August. After the dissolution 
he also made lamp shades, and dealt in silk. The premises were 
burgled in July last, and about $250 or £300 worth of silk was 
stolen, to which loss, combined with а fall in the price of silk and 
loss in trading, he attributed his failure. The examination was 
concluded. | 

І. J. HoDSON & B. Н. NEWMAN (Hodson & Newman), electrical 
engineers 85, Queen Street. Exeter. Last day for proofs, Deoem- 
ber 14th. Trustee, Mr. А. Н. Ward, 9, Bedford Circus, Exeter. 

O. CARB, electrical engineer, Oak Works, Headingley, Leeds. 
Last day for proofs, December Sth. Trustee, Mr. Н. Clifford, 
official receiver, 24, Bond Street, Leedse 


Company Liquidation.— EASTERN ENGINEERING AND 
SUPPLY Co. LTD., 351, High Street, Stratford.—A meeting of 
creditors of the above was held recently at St. Margaret’s House, E.C. 
According to the statement of affairs presented by the liquidator, 
Mr, A. Hartley, the liabilities amounted to £1,120. The assets 
were estimated to realise £138, leas £69 for preferential claims, 
leaving net assets of £69 9s. 9d., or a deficiency of £1,050. The 
assets consisted of stock-in-trade expected to produce &4 ; fixtures 
and fittings, £10 ; good book debts, £114; and doubtful and bad 
debts, £203, estimated to produce £10. It was stated that the 
Sheriff recently levied execution on behalf of certain creditors, 
and sold practically the whole stock-in-trade. The stock was 
estimated at that time to be worth £300, but it only realised just 
a little over £130. The company had a little work still in hand, 
which was not yet completed, while the tenancy agreement was 

to be worth something, and the liquidator stated he hoped 
to reoeive £25 for it.  Dissatisfaction was expressed at the 
situation disclosed, and the oreditors decided to confirm the 
voluntary liquidation of the oumpany with the liquidator appointed 
by the shareholders. 


Dissolutions оѓ Partnership.—SaUNDERs, GARNER 
AND MOTHERSDILL, electrical motor and mechunical engineers, 
249, Regent Street, Salford.—Messrs. A. Saunders, F. Garner, and 
F. Mothersdill have dissolved partnership. Debts will be attended 
to by Mr. F. Garner and Mr. F. Mothersdill, who will continue the 
business. 

ALMER, WHITE & Co., general and electrical engineers, Shard 
Mews, Hill Street, Peckham, S.E.—Mr. H. Thompson, Mr. A. Ducat, 
and Mr. C. A. White have dissolved partnership. Mr. H. Thompson 
and Mr. A. Ducat will attend to debts and continue the business 
under the style of Ducat & Thompson. 


Trade Annonncements.—THE NORTHERN ELECTRICAL 
SUPPLIES Co., of 23, Bank Street, Bradford, wish to notify the 
electrical trade that they have no connection whatever with any 
firm of contractors in Bradford trading under a similar name. 

ANGLO-OVERSEAS ENGINEERS AND MERCHANTS, LTD., have 
removed from Hastings House," 10, Norfolk Street, Strand, W. C. 2. 

MIRRLEES, BICKERTON & Day, LTD.—We are informed that on 
and after November 22nd, 1920, the London office will be Mirrlees 
House, 7, Grosvenor Gardens, Westminster, N.W.1. Telephone 
SENE Victoria 9123. Telegraphic address: Crudoil, Sowest, 

ndon. 


Catalogues and Lists, — Тнк Ввтїїҥ TRHOMuSON- 
Hobbs TON Co., LTD., Mazda House, 77, Upper Thames Street, Е.С. 4. 
—Two folders illustrated in colour and by photographic repro- 
ductions. One deals with bowl fittings for semi-indirect lighting 
and the other with “ Mazda” electric lamp bulbs for motor-car, &c 
lighting ; both folders are fully priced. 

THE NEWMAN ELECTRICAL Co., 64, Newman Street, W. 1.—A 
net trade price-list (12 pp.) of electrical accessories and general 
wiring supplies, including bells, cut-outs, batteries, switches, &c. 

JULIUS SAX & Co., LTD., 24a, High Street, New Oxford Street, 
W.C. 2.—A priced and illustrated catalogue of opal glass, Holo- 
phane" glass and alabaster bowl reflectors and fittings, and also 
wall plugs, lampholders, " candle " fittings and interlocking switch 
plugs. 

.. STERBING TELEPHONE AND ELECTRIC Co, LTD, Telephone 
House, 210-212, Tottenham Court Road, W.1.—Pablication 284, 
an illustrated price-list of telephones with throat micropnone trans- 
mitters and accessories, 

HupsoN's ELECTRICAL ENGINEERING Co., LTD., 7 and 8, Pru- 
dential Buildings, Leeds.—A blotter bearing a picture of a motor 
and advertising two and three-phase squirrel-cage and slip-ring 
types. 

THE EprsoN Swan ELECTRIC Co., LTD., Ponders End, Middle- 
sex.—An illustrated and priced leaflet dealing with the Ediswan " 
electric fire. 

Economic ELECTRIC, LTD., 10, Fitzroy Square, W. 1.—A catalogue 
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» 


(20 pp.) of wireless apparatus. Very fully priced and illustrated, 
with inder of listed! articles, Also includes а list of published 
works on wireleas telegraphy апа telephony. 

THOMAS BROADBENT & Sons, LTD., Central Ironworks, Hudders- 
field.—An illustrated and detailed catalogue (30 рр.) of А.С. and 
D с. electric hydro-extractore, motors, and switchgear. 


Book Notice. — “ Telegraphy.” Ву T. E. Herbert. 
Fourth Edition, with Addendum. Pp. xx + 1,020; 640 illus- 
trations, London: Sir I. Pitman & Sons, Ltd. Price 18s. net. 


The Electric Propulsion of Ships.—We are informed 
that an application for & British patent (No. 133,301), which has 
been lodged by Measrs. Brown, Boveri & Co., Ltd., will be opposed 
by Capt. W. P. Durtnall, on the ground that the use of a self- 
starting synchronous polyphase motor for driving the propeller 
shafts of ships has been covered in previous lay-outs for his 
' Paragon " ayatem. 


Municipal Representatives оп an Industrial Council.— 
The Hampstead Borough Council has passed resolutions stating 
that while in sympathy with the principles of the Whitley Counoils, 
it considers that the present constitution of the Metropolitan 
District Council of the J. I. C. for Local Authorities’ Non-Trading 
Services (Manual Workers) is not such as will guarantee impartial 
consideration of questions relating to wages. This is said to be 
due to the fact that a number of representatives of Borough 
Councils sitting on the body are Labour members of those Councils. 
The resolutions call for the appointment of an independent body 
as a tribunal of first reference. The Battersea Borough Council is 
replying that while it agrees that it is inadvisable for municipal 
authorities to be represented by Trade Union officials, it resents the 
implied suggestion that Labour members of Borough Councils are 
unlikely to give impartial consideration to the wage questions 
brought before the Metropolitan District Council. 


Lead Report.—In their report dated November 20th, 
MEssrs. JAMES FORSTER & Co. вау :—Closing prices yesterday 
were £32 108, for November, and £31 15s. for February, a 
reduction on the week of 40s. and 35s. per ton respectively. The 
bottom values of £32 for November, and £31 15s, for February 
were done on Wednesday. Business has been extraordinarily active, 
the turnover being over 7.000 tons, the selling most aggressive, 
and the loss on each of the first three days of the week 20s. to 30s. 
рег ton. Thursday—the most active day, when 2.500 tons changed 
hands—showed an advance of 15s. per ton for all positions, but 
yesterday the market again eased off about 5s. per ton. On 
Monday, outside the market, nearly 1,000 tons were sold for prompt 
shipment, much of it at £36 5s. and £36 10a f.o.b. Consumers 
have bought largely, chiefly for early delivery, but also for next 
year. The Broken Hill Associated Smelters expect to commence 
shipping in February; the production expected is 7,000 tons per 
month, of which 4,500-5,000 will be available for export. 

Messrs. d. Cawson & Co. say that the unexpected supply of 
prompt lead from France encouraged sales of considerable quantities 
of forward lead at low prices. Consumers in some instances have 
taken advantage of these forward sales to cover their future 
requirements. The outlook atill points to an unsettled market. 
Should speculators, however, cease their operations of. selling 
forward lead, we should look for some recovery. 


Copper and Lead Prices.—M Es58s. F. Smita & Co. 
report November 23rd.—Oopper (electrolytic) bars £95, £7 
deorease; ditto sheets, no change; ditto wire rods, £111, £7 
decrease; ditto Н.С. wire 1s. 2d., 1d. decrease. 

Messrs. JAMES & SHAKESPEARE report November 24th, copper 
bars (best selected), sheets and rods, £143, £6 decrease; English 
pig lead £30, £3 reduction on last week's quotation. ЖА 


The “Paragonisation” of Tiamways,—Referring to the 
serious financial situation of the British tramway industry. 
Captain W. P. Durtnall suggests that a solution to the problem ia 
to be found in the general application of the Paragon " thermo- 
electrification system. The tramcars under this system would in 
most cases carry their own propulsive energy in the lorm of 
the new super-Diesel "Paragon" internal-combustion engine, 
using heavy fuel oil, or residue from gas works. This engine 
drives а small generator mounted under the car, and the same 
overhead lines, or slot system of conductors, may be utilised to 


allow an electrical exchange of energy automatically to take place ` 


between the various cars, whether they be starting or climbing 
grades or regenerating and running down grades, &c. The energy 
at present supplied from central power stations wil! no longer be 
required, and this release will in many cases be welcome, as the 
energy now used for tramcars can, of course, be used for lighting 
and stationary power purposes, &с. It is very doubtful, he says, 


if the overall thermal efficiency with the present system is more than 


5 to 6 per cent., but with this new system it can be raised to at least 
25 per cent., and with the credit due to regeneration it will 
possibly rise to 32 per cent; in that case a very great reduction 


in the fuel consumption per car-mile will result, The same car-shed#*, 
no. 


would, of course, be required, and also the repair plant, but 
power station would be wanted. | 
Inquiries.—Makers of the Emeralite " electric table 


lamp fitting, of armature coil pullers and winders, and of brass 
rings and chains for bowl fittings, are asked for, 
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B. T. H. Smoking Concert.— On the evening of the 19th 
inst., the Willesden drawing office staff of the British ‘Thom- 
son-Houston Co., together with many members of the en- 
gineers, general, and works staff, laid aside all their business 
troubles and worries and spent a most enjoyable social even- 
ing. Prior to the concert, and promptly to time—in accord- 
ance with B. T. H. punctuality--84 members made а pre- 
arranged attack on the staff canteen, and did justice to a 
palatable tea, which was provided by the company. 

Before the commencement of the concert the chairman 
and Mr. E. J. Blackaby gave the toasts: " The King and 
Our Fallen Heroes,” respectively. 

The works manager, Capt. C. R. Acklom, R.N., C.B., 
C. B. E., in response to the toast of The Company and the 
Manager, most suitably given by Mr. Н. C. Heath, expressed 
his thanks for the reception and for coupling his name with 
“ Тһе Company." After expressing his pleasure at being 
present, he remarked upon the great activity of the electrical 
industry throughout the United Kingdom, and upon the high 
pressure under which the Willesden works was working. 

The toast of The Visitors was cordially given by the 

chairman, and responded to by Messrs. T. Hatton (works 
superintendent) and J. H. Castell (late of the B.T.H.). 
. Much credit is due to Mr. Leggett (works staff) for the 
brief and concise manner in which he toasted ` The Artistes, 
Committee, and the well-bknown caricaturist, Mr. H. Secre- 
tan."  Messrs. B. Townsend and P. H. Rolfe responded on 
behalf of the artistes and the committee respectively. 

During the evening three prizes were given for the winning 
number from the numbered programmes, drawn from 
a hat by the Lancashire comedian, Mr. J. Wilson. They were 
won, in order, by Messrs. R. D. Patrick, W. G. Blackwell, 
and F. B. J. Skudder. 

A hearty vote of thanks was accorded to the chairman on 
the proposition of Mr. F. Tuck. Mr. T. Hands responded, 
regretting that the refreshments, although they appeared to 
be in sufficient quantity at the start, did not hold out. He 
said that they were most fortunate in having the services of 
such accomplished pianists as Messrs. R. Snewing and S. C. 
Witcombe. The talent was so good that it seems rather 
invidious to particularise, but mention may be made of the 
artistes Messrs.. J. Wilson, A. Nicholls, B. Townsend, and 
Н. Moody. The evening closed with ‘‘ Auld Lang Syne and 
the National Anthem. 


Engineering Wages.—New overtime and night shift 
conditions have been accepted by the Amalgamated Engineer- 
ing Union, after a ballot of the members. These establish 
for the first time in the history of the industry, in federated 
shops, uniform conditions for overtime and night shifts, and 
thus abolish the many anomalies that at present exist in 
different parts of the country. The agreement will take 
effect on and from the fourth full pay-day; night workers 
will be paid at the rate of time and a-third for 47 hours, and 
overtime at the rate of time and two-thirds, calculated on 
day shift rates. All hours between 12 midnight Suturday 
and 12 midnight Sunday will be paid double time.—Daily 
Dispatch. 


Wages and Salaries.—A ballot to decide the acceptance 
or refusal of an offer of increases varying from 3s. to 12s, per 
week made by the Joint Industrial Council for Area No. 10, 
is to be taken by the E.T.U. and other unions concerned. 

Mechanics’ mates will receive 2s. per hour from the be- 

inning of November under a recent agreement between the 
National Federated Electrical Association and the London 
District Committee of the E.T.U. 

The threatened strike of L.C.C. tramway employés over the 
question of the classification of controller repairers and others 
as skilled operatives, has been deferred, and representatives 
of the Municipal Tramways Association, the Metropolitan 


Municipal Tramway Managers’ Association, and the E.T.U. 


were to meet on Wednesday last, November 2th. 

A meeting of the Joint Industrial Council for the Tramways 
Industry has been arranged for December 7th to consider the 
claims of tramway employés for a further increase of 12s. 
per week. Many undertakings have expressed their inability 
to accede to the demand owing to the present state of their 
finances. 

The Hull Corporation Electricity Committee has complied 
with a request of the E.P.E.A. to make payment of the agreed 
schedule of rates for members of technical staffs. The esti- 
mated additional cost to the Corporation is £1,000 per annum. 

Motormen and conductors in the employ of the Birmingham 
Tramways Department decided at a meeting on November 215% 
to press, under the threat of a strike, for the advance of 12s. 
a week recently applied for. There was a refusal to accept 
arbitration. 

A conference of representatives of electric supply autho- 
rities—municipal and company—with the West Midland 

authorities (18 in number, in the counties of Warwick, Staf- 
ford, Salop, and Worcester) was held at Birmingham on No- 
vember 22nd. Ald. Bird (Birmingham) presided. It was 
unanimously resolved that all electric supply authorities in the 
West Midlands area be strongly urged to accept in their en- 
tirety the conditions of employment and schedule of salaries 

for technical engineers on the staff of electric supply under- 

Ings, ав issued by the National Joint Board, and dated 
May 12th, 1990, 


Luxemburg's Economic Future, — Under this title 
Mr. R. F. H. Duke, Commercial Secretary to H.M. Embassy, 
Brussels, gives in the B. O. T. Journal for November 18th a 
detaled account of the economic possibilities of this small 
but industrially important Grand Duchy. The population, 
formerly dominated commercially by German interests, is 
strongly pro-Ally, and there are already opportunities for 
British trade, which will increase as the rate of exchange 
tends to approach the normal. Inquiries from British firms 
should be addressed to the Commercial Secretariat at our 
Belgian Embassy. i 


Excess Profits Duty, —Сопсегп is being caused to the 
Chancellor of the Exchequer by the E.P.D. yielding very 
much less than he anticipated. The claims for rebates are 
enormous owing to the fall in trade, and threaten the early 
approach of a time when they will equal the revenue from 
this source. It is probable that a conference of bankers and 
merchants with the Chancellor of the Exchequer and other 
Ministers will be held shortly to consider the position. Though 
the tax has been raised from 40 to 60 per cent., the yield 
for the six months ended September 30th was £20,000,000 less 
than in the same period last year. Arrangements have been 
made for a conference between the Government (represented 
bv the Premier, Mr. Bonar Law, the Chancellor of the Exche- 
quer, and the President of the Board of Trade), and léading 
bankers and iraders. 'The Premier, accompanied by Sir Robert 
Horne, recently breakfasted with Mr. Peter Rylands, Presi- 
dent of the Federation of British Industries, at 10, Downing 
Street. 'lhe conference referred to, which may be taken as 
a result of the strong case put forward by Mr. Rylands, will 
be held, it is understood, before the Premier addresses the 
Federation of British Industries at its annual dinner. Some 
recently established firms have, it is stated, removed out of 
the country because they could not stand the taxation here. 


Export Credits Scheme.— The Department of Overseas 
Trade says the recent passage of the Overseas Trade (Credits 
and Insurance) Act through Parliament, and the fact that 
certain modifications have now been made in the export 
credits scheme, afford a suitable opportunity for bringing again 
to the notice of Chambers of Commerce and Trade Associa- 
tions the facilities afforded by the Export Credits Department 
in relation to British trade in Central and South-Eastern 
Europe. Up to the present time the scheme has not been 
taken advantage of to a very great extent, partly owing to 
the fact that manufacturers and merchants in this country 
have enjoyed a period of unprecedented prosperity, and have 
had no time to consider extensions in new directions. There 
are now signs of reaction and consequent slackness of trade, 
and it is, therefore, likely that manufacturers and others will 
be seeking new outlets for their trade. 

Under the Overseas Trade (Credits and Insurance) Act 
credits may be accorded up to an aggregate amount not 
exceeding 26 million pounds in respect of exports of British 
manufactured goods to the following countries: Finland, 
Latvia, Esthonia, Lithuania, Poland, Czecho-Slovakia, Serb- 
Croat-Slovene State, Rumania, Georgia, Armenia. Bulgaria 
has recently been added to the schedule, and other countries 
may possibly be included as occasion arises. Credits may be 
granted up to a maximum period of three years. 

It should be explained that the advantages of the scheme 
cannot under the Act be accorded to an alien or to а firm 
in which the majority of the partners are aliens, or to a 
company in which the majority of the directors are not 
British subjects. ИТ 

Copies of the revised conditions may be had on application 
to the Export Credits Department, No. 73, Basinghall Street, 
London, Е.С. 2. where all information on the subject may 
be obtained. If members of any Chamber or Association 
wish to go into the matter further by personal discussion, the 
Department will endeavour to arrange for a representative 
to attend any meeting in order to answer questions or to 
explain the details of the scheme. 


- Commercial Travellers ln Denmark.— The Commercial 
Secretary to H.M. Legation at Copenhagen has drawn atten- 
tion to the fact that travellers visiting Denmark frequently 
experience difficulties through ignorance of the regulations 
in force with regard to the operations of commercial travellers. 
The Commercial Secretary has obtained from the competent 
Danish authorities full details of these regulations, which with 
certain minor exceptions, agree with those published in the 
Commercial Travellers’ Returns 1914 (Cd. 7031). Full details 
of the regulations can be obtained on application to the De- 
partment of Overseas Trade.—B.O.T. Journal. 


Ex-Euemy Patents, &c. — Two orders have been signed 
by the President of the Board of Trade relating to late enemy 
copyrights and patents. They are:— | 

(1) Order of the Board of Trade directing the custodian to 
divest himself of copyrights previously owned by German and 
Austrian nationals. (2) Order of the Board of Trade directing 
the custodian to divest himself of patents previously owned 
by Austrian and Bulgarian nationals. 

The texta of these Orders, which are of considerable length, 
are published in the Illustrated Official Journal of Patents of 
November 17th.—B.0.T. Journal. | 
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Catalogues fer Brazil.— The Commercial Secretary to 
Н.М. Embassy in Kio de Janeiro calls attention to the fact 
that catalogues are often sent trom the United Kingdom to 
Brazil by parcel post, with the result that considerable delay 
occurs betore they are handed over to the addressee. It 18 
highly desirable that catalogues for Brazil should be sent as 
registered printed matter (Impressos Registrados), the 
maximum weight allowed for each package under this head- 
ing being 4 lb. Firms desiring to send catalogues in quantity 
should forward separate packages, not exceeding 4 lb. each, 
the total weight of а number of parcels at one time not exceed- 
ing 12 lb. If printed matter from a single sender arrives in 
one lot, weighing altogether 7 kilos or more, the Brazilian 
postal authorities send them to the parcels post section, where 
they are treated as parcels and are delayed in consequence.— 
B.O.T. Journal. 


British Chamber of Commerce for Italy.— The D. O. T. 
has been informed that the British Chamber of Commerce for 
italy has removed from Via Carlo Felice No. 7, Genoa, to 
Via Orefici No. 3, Genoa. 


Trade with Australia.—A letter has been addressed to 
The Rt. Hon. Andrew Fisher, P.C., High Commissioner for 
Australia, by the Federation of British Industries with refer- 
ence to the difficulties which have recently arisen with regard 
to the London-Australia exchange position, which is seriously 
endangering trade between Great Britain and Australia. The 
Australian exchange banks are unable at the moment to pur- 
chase documentary bills on Australia, owing to the fact that 
they have not the necessary resources an this side to enable 
them to do so. This state of affairs has arisen owing to the 
fact that up till recently the British Government was the sole 
purchaser of the staple Australian exports, and that the 
sums disbursed on account of these purchases were made 
available to the exchange banks through the Common wealth 
Government. The situation has now been radically altered 
by the cessation of such purchases, and henceforward the 
money expended in this country on the purchases of Australian 
products will become available in the ordinary course of 
commerce for financing the export of British goods to Aus- 
tralia. Such finance, however, will not be available until the 
maturity of the drafts drawn on London in respect of free 
shipments of Australian products, with the result that for 
the next three or four months the Australian banks, in the 
absence of the Government credits on which they have in the 
past relied, will not have the necessary funds to meet the 
demands for finance of the export trade from this country to 
Australia, until such time as the normal flow of commerce 
provides credits in this country. 


The Federation suggests two methods by which this un- 


fortunate state of affairs сап be remedied :— 

1. By the Commonwealth Government removing the pro- 
hibition on the export of gold from Australia to Great Britain, 
and thus enabling the banks in Australia to export the gold 
necessary to meet immediate credit needs. . 

2. By the Commonwealth Government placing at the dis- 

posal of the Australian banks in London the considerable 
sums which it is understood the Australian Government has 
at its disposal in this country, and which it is at present 
withholding from their normal function of financing trade 
between Great Britain and Australia. 
The Federation feels that the present state of affairs has 
been caused by the action of Governments in entering into 
commercial transactions. These transactions, although they 
may have been fully warranted at the time at which they 
were entered into, have on their termination created a serious 
trade crisis, and it is not unfair to ask that all possible steps, 
such as those mentioned above, should be taken to end it. 
The Federation, therefore, earnestlv requests Mr. Fisher to 
bring these views to the notice of the Commonwealth Govern- 
ment at the earliest possible moment. 


A. W. P.“ Welded Steel Constraction.— Among the contracts 
recently carried out by Messrs. Welded Construction, Ltd., 
was the erection of a factory at Tottenham for the Galvanis- 
ing Equipment CO. The factory is a skeleton steel building 
with walls and partitions constructed of hollow blocks. It is 
200 ft. in length, 70 ft. wide, and 27 ft. high, While the 
main truss has a span of 40 ft., and the wing truss on each 
side of the building is 15 ft. in span. While the site was 
being cleared and the foundations put in the H-section stan- 
chions were cut to length and the base plates were welded on. 
These and the various, other members were prepared at the 
Construction Co.'s works. The trusses were welded up in 
halves, conveyed to the site, erected and welded in position. 
A simple steel jig was made into which were dropped the 
various members of the truss, this being an easy and accurate 
method of obtaining uniformity. Cleats were welded on to 
the principals to hold the wooden purlins in position. There 
is an almost complete absence of gusset plates, and, the method 
by which the tension member passes between the two com- 
pression. menibers, both at the principal and at the horizontal 
tension member, is very interesting. The electricity was 
obtained from the local Supply Co., and the electrical plant 
consisted only of a transformer, choking coils, electrode 
holders, and cables. The whole of the work, in spite of delays 
in the delivery of materials, was completed in nine weeks. 


Winding-up Petitions, —Mr. Justice P. ©. Lawrence 
recently called attention to a growing tendency among practi- 
tioners in presenting winding-up petitions to disregard the rules 
applying to the advertisement of petitions. He steted that any 
cases of thia kind coming to his notice would be held over until 
properly advertised, which would cause delinquents to incur the 
extra costa of adjournment. a dq | 


Lost Working Days.—The very serious state of affairs 
in the Labour world is apparent from figures recently published in 
the Labour Gazette, Daring the month of October there were no 
less than 71 different labour disputes, in addition to a further 93 
which were in progress at the beginning of the mcnth. The 
number of persons unemployed either as a direct or indirect result 
of labour disputes was approximately 1,200,000; of this total the 
miners’ strike was responsible for about 1,100,000 unemployed. 


Social.—The Cardiff and power station office staffs of 
the South Wales Electrical Power Distribution Co., who are 
members of the Local Government and Public Utility Services 
Guild, held their first social evening of the season on Friday, 
November 19th. After an enjoyab'e tea at the Dorothy Café, High 
Street, Cardiff, the party proceeded to the New Theatre for the 
remainder of the evening. In the unavoidable absence of Mr, 
W. А. Chamen, general manager, and Mr. Geo. P. Tutcher, 
secretary, Mr. C. T. Allan, assistant manager, was the chief guest 
of the evening. The good feeling between the management and 
staff was greatly in evidence. Arrangements are in progress for 
further evenings of this kind during the winter. 


Russian. Trade.— The problem of the resumption of 
trading relations with Russia was disoussed at a Cabinet meeting 
on the 18th inst. The Russian- debt to this country is said to 
amount to 500 millions sterling. The Prime Minister announced 
to the House of Commons on the 18th inst. that the Govern- 
ment had decided that a draft agreement to «атту out the July 
arrangements for a resumption of trade with Soviet Russia should 
be prepared, and it would be ready for submission to the Russian 
Government in a few дауа’ time. The agreement would not be 
entered into until the British Government was satisfied that the 
undertaking given by the Soviet Government with regard to 
British prisoners had been carried out, The "July agreement” 
included stipulations that the Soviet Government should refrain 
from hostile actions against Britain, and from sedition in Asia, 
and that an exchange of all prisoners should take place. · - 

Mr. F. A. Vanderlip, a U.S.A. banker, who reached Newcastle 
from Gothenburg recently, is said to have obtained a concession 
from the Soviet Government by which a large alice of Siberia, 
inc:uding the whole Peninsula of Kamchatka, an area of 400,000 
eq. miles, practically passes into the possession of а financial 
syndicate, in which the leading American bankers are - interested, 
for 60 years. In the next three years the Soviet Government is 
to buy about £600,000,000 worth of goods from Mr. Vanderlip's 
syndicate, to be paid for in the products of the country, including 
minerals and furs. The goods to be sent from the United States 
include electrical and other machinery, aeroplanes, locomotives, 


steamships, transport wagons and equipment, and other articles of 
all kinde. 


lodian Trade Commissioner.—Mr. T. M. Ainscough, 
O. B. E., His Majesty's Senior Trade Commissioner in India and 
Ceylon, will leave London on November 25th to join the P. and O. 
вв. China at Marseilles, en route for Bombay. Mr. Ainsoough 
hopes to arrive in Calcutta about December 20th, and will then 
take over charge of his post. 


British Industries Fair, 1921,—Although practically all 
the floor-space at the Castle Bromwich Aerodrome, Birmingham, has 
been taken up, there is still some vacant, and the opportunity 
afforded should not be missed by British manufaeturers. The Fair 
is distinctly different to the usual exhibitions which are opened to 
the general public. At these, buyers are severely handicapped by 
the presence of a large number of mere sight-seers, to the detriment 
of the business for which the affairs are organised. Only boni fide 
buyers receive invitations to the British Industries Fairs from the 
Board of Trade, ensuring a calm businesslike atmosphere conducive 
to successful results both to buyer and seller. 


Romanian 011 Industry.—H.M. Commercial Secretary 
at Bukarest has forwarded to the Department of Overseas Trade 
particulars of the electrical machinery and other materiale which 


‚ ате urgently required for the reconstruction of the Rumanian 


oil industry. А list of the principal firms engaged in the industry 
has been supplied, together with a list of the goods required. The 
latter is a general estimate received from the Geological Institute 


at Bukarest, but it has not been found possible to indicate tle 


exact requirements of each undertaking. Names of such under- 
takings will, however, be furniehed to United Kingdom firns 
interested on application to the Department, 35, Old Queen Street, 
Westminster, S.W. 1. 

The following materials, &c., are required : — ' Bergmann 
conduits, copper wire, porcelain fittings with shade, protector, 
&o., for lamps, porcelain conduits, three-phase asynchronous motor», 
three-phase E.H.P. oil-cooled transformers and oil Switches, three- 
pole switches, fusible strip, porcelain insulators, one and three- 
phase meters, and well-boring equipment of all kinds. The largest 
siogle item required is a 10,000- RW. turbo-generator set. 


International Trade Conference.—The General Council 
of the International Parliamentary Conference of Commerce met 
in Paris, on November 22nd, under the presidency «f Baron 
Descamps (Belgium), 16 nations being represented at the fitting. 
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Anglo-German Arbitral Tribuaal.—It is stated by the 
В.О.Т. Journal that the Mixed Arbitral Tribunal between 
representatives of the United Kingdom and Germany has 
been constituted and will shortly commence operations in 
London. A great part of the work will be to decide differences 
arising between an enemy debtor and an enemy creditor or 
between the British and German clearing offices. Under 
Article 297 of the Treaty of Versailles the Tribunal can de- 
termine compensation to be borne by Germany in respect 
of damage or injury inflicted upon the property, rights, or 
interests of British nationals in German territory as they 
existed on August Ist, 1914, by the war measures or measures 
2 transfer mentioned in the Annex to the Article mentioned 
above. 


German Magnetos.— The serious «есі that the importa- 
tion of German magnetos is having, even at this early date, 
on the British magneto industry, was recently discussed with 
а representative of The Times by Mr. D. V. L. Fellows, of 
the Fellows Magneto Co. 

When it became apparent that the war would be of long 
duration Mr, Fellows approached the War Office and offered 
his services in connection with the supply of magnetos, for 
it was then obvious that, with the supply from abroad cut 
off, and the demand increasing every day, it was essential 
that magnetos should be got in large numbers from a new 
market. 

Mr. Fellows said that he was kept waiting some hours at 
the War Office, and was then told that his help was not 
required as the War Office had plenty of magnetos. He 
pointed out that these supplies were all German goods—a 
fact of which the official interviewed apparently was not 
aware—but still no advantage was taken of his offer, and 
consequently it was with France that he made his first two 
contracts. Shortly afterwards some official surprise was ex- 
pressed that a British firm was supplying this type of goods 
to foreign though Allied customers, and his firm was taken 
over and controlled, and asked to raise capital to form a 
large company with extensive works. 

Then, continued Mr. Fellows, the firm was promised that 
after the war a ban should be put on German goods апа ‘а 
heavy import duty should be charged on goods from the United 
States of America. But the undertaking was ruled out. 
Since the war they had been working very hard for increased 


output, still expecting that this ban would be placed on. 
Prices meanwhile were cut to 
compete with the German maker, but this it would be im- 


magnetos of German origin. 


possible to continue doing. No doubt several smaller firms 
would shut down while the struggle went on. 


Unemployment had reached a serious stage; one or two 
firms only were working full time, most working only one or: 


two days a week. Those who were able to work full time 
depended, if that state of affairs was to be maintained, on 
shipping orders. | | 

Mr. Fellows declared that the German manufacturer was 
dispatching his magnetos to this country for sale at a figure 
far below cost price. In his belief, the German Government 
was continuing its pre-war, and always successful, policy of 
subsidising the German manufacturer in the foreign market. 


Australian Trade.—In the Federal House of Repre- 
sentatives, on November 22nd, Mr. Hughes introduced a Bill for the 
repeal of the War Precautions Act. The Government is to retain 
control of coal and primary products, and is given drastic powers. 
No foreign company can be registered, nor can aliens hold shares 
in Australian companies without consent. The representatives of 
overseas companies and firms may be required to furnish yearly the 
particulars of their business operations. 


LIGHTING AND POWER NOTES. 


Antrim.— Licutixe SCHEME. — Ninety-seven per cent. of 
the inhabitants have voted approval of an electric lighting scheme 
for the town. Two- and · a-half per cent. were in favour of other 
illaminants, while the remainder did not vote. 


Batley.— PARLIAMENTARY BILL.—In the Bill which the 


Corporation is promotiog in the ensuing session of Parliament 


powers are being sought, amongst other things, to enable it, so far 
as the electricity undertaking is concerned, to supply eleotricity to 
premises in streets not dedicated to public use, to discontinue а 
supply in case of breach of any agreement, to provide showrooms 
and exhibitions, to require notices. of discontinuance of supply to 
be in writing, to supply or refuse to supply persons having an 
independent supply of power. to refure supplies to persone indebted 
to it in respect of gas or electricity supply, to require consumers to 
pay the cost of all electric lines from any distributing main, and 
of all fittings in connection therewith, and to construct and main- 
tain electrical sub-stations in ur under any street not repairable by 
the inhabitants at large or dedicated to public use. 


Birkenhead,— РкоровЕр  ExrENsION3.— To meet the 
growing. requirements for electricity in Birkenhead, the Corpora- 
tion proposes to erect a high-pressure sub-atation in Marshall Street, 
to install additional machinery at the Bentinck Street and South- 


end generating stations, and to lay mains. The work will cost 
£44,000, and the annual charge to the ratepayers is estimated at a 
total of £3,943. | 


Bradford.—STRIKE AVERTED.—A strike which would 
have cut off the electricity supply was narrowly averted on 
Saturday, November 20th. The enginemen and firemen found that 
under the new wage schedule they were paid time and a quarter 
for Sunday work, instead of double time, and threatened to strike 
at midnight on Saturday unless double time was continued till the 
disputed point was settled by arbitration. On Saturday night the 
Electricity Committee offered to pay double time for Sunday on the 
Pw of a 56-hour week, instead of 48, and this the men accepted. 

e Times. 

In connection with this strike threat a deputation of the 
technical staff—members of the E.P.E.A.—assured the Corpora- 
tion that the unconstitutional action threatened did not meet 
with their approval, and they would accordingly do their best 
to maintein the supply. 


Bury.—LoAN SaNCTIONED.—The Electricity Committee 
has received the sanction of the Electricity Commissioners to the 
borrowing of £102,938, £74,864 being for plant and 228,064 for 
extension of buildings. А 


Dublin.— Restrictions NECESSARY.—The City elec- 
trical engineer has reported that requests to consumers to curtail 
their ase of electricity on account of the coal shortage, have met 
with but little response. The present state of coal stocks made it 
imperativo that compulsory restrictions should be made, as, failing 
this, the worke would have to olose down shortly. Another appeal 
for the reduction of consumption between the hours of 4 and 6 p.m. 
has been made. z 

Mr. Fred. Allen, the secretary of the electricity department, has 
again been arrested. The offices of the department were raided by 


- the police on November 19th, and a number of books and documents 


were confiscated. m 

The re-extension of the Dublin Curfew,” under military regula- 
tion, from 12 midnight to 5 am., which means an additional two 
hours, was expeoted to leave more complioated the question of pro- 
viding facilities for night workers and early morning workers in 
the matter of street lighting. The tragic occurrences of last 
Sunday, however, induced the Lord Mayor (Mr. L. O'Neill) to 
exercise his privilege, notwithstanding the Oorporation order 
against maintaining the lighting during Curfew hours, to have all 
electric lights in the central districts kept on. ` | 


Falkirk,.— ENGINEER’S SALABY.—At a meeting of the 
Town Council last week, the Town Clerk read a letter from the 
hon. secretary of the Associated Municinal Electrical Engineers, 
making application on behalf of the electrical engineer for payment 
to him of the Association scale of salary and bonus. The Town 
Clerk was instructed to communicate with the municipal authorities 
in Scotland having electricity undertakings as to salaries being 
paid to chief engineers and ataffs, and as to the capacity of their 
orks: 1 


Glasgow. — STEAM Pipe ExPLosroN.—Àn explosion, 
caused by а flange of а steam pipe giving way, took place on 
Thursday night last week, at the Corporation power station at Port 
Dondas. The night shift men on duty escaped injury, and soon 
repaired the damage, but for a time the mishap caused а diminution 
of Bight in various parts of the city. г Ж "i 


ladia, — New DEVELOPMENTS.— A number of new 
schemes for supplying electricity to districts are under corisider- 
ation. Multan, Rawalpindi, Lyallpur, Jullundur, Sialkot, and 
Gujranwala are mentioned by the Times of India as places where 
electricity schemes are being discussed. A body, with the title of 
Punjab Hydro-Electric and Industries Association, has been formed 
to, inter alia, develop power from four canal falls in separate / 
linked-up schemes. Eleotricity will be supplied from this system 
to a considerable area of the country, mainly north of the Ohenab 
River. Preliminary inquiries are progressing in the matter of 
generating power near Kiratpur by a tunnel from the Sutlej River. 
This scheme aims at supplying power to a large district between 
the Chenab and Jumna Rivers, | 

STRIKE SETTLED.—The Bombay cotton mill hands have resumed 
work, says The Times, and the tramway strikers were expectei to 
return to work on Sunday last. The postal and telegraph workers 
have been told that their places will be filled if they do not return 
to work immediately. 


lavergordon, — ELECTRICITY SUPPLY. — Arrangements 
have been made for а supply of electricity to the district by means 
of overhead mains from the Admiralty power station. 


Inverness.— HypRo-ELECTRIO ScHkME.—4A Provisional 
Order is being applied for by the Grampian Electricity Supply to 
use water power to secure electricity for all purposes. Reservoirs 
and aqueducts will be constructed, pipe lines laid, and roads made. 
Lochs Ericht, Pattack, and other lakes, are to be taken possession 
of, Electricity will be distributed over an area in Inverness-shire, 
Perthshire, Kinross, and Forfar, and also certain parishes in 
Stirlingshire. | 


Japan.—EveEctricity 8ОРРІҮ.— The electricity supply 
industry in Japan is chiefly in the hands of private companies, and 
it is stated that a total of 1,100,000,0(0 yen is invested in this 
direction. The amount of new capital required each year is about 
100,000,000 yen, but difficulty is experienced in obtaining this, ag 
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Japanese financiers are not content with a return of less than 12 per 
cent. The price of electricity in the country is at about the same 
level as abroad, but the lack of any schemes for more economical 
production of power, such as are in hand in other countries, 
will not tend to decrease charges. The greater part of Japan's 
electricity is produced by means of water power, and concessions of 
falls, £o., have consequently become valuable, and are frequently 
secured for merely speculative purposes, leading to delay in the 
construction of new plants. The question of railway electrification 
has been postponed, as it is stated that a national power station 
would be required for the scheme. 


Leith.—ELrxcrRicrTY IN Docks. — Electric cranes are 


being erected at the docks, and other electrical work carried out by 
the Leith Dock Commission. 


Littleborough.— LOAN.— The Council is applying for 
‚ sanction to borrow £16,000 for the provision of high-tension cables 
to Spenwood Mill, Python Mill, and the Hare Hill Woollen Mills, 
together with the necessary transformers and switchgear, 
including additional service cables which may be necessary in the 
near future. 


ә 


Liverpool.—Dock  ELEcTRIFICATION.— The engineer to 
the Mersey Docks and Harbour Board reports, with reference to 
the scheme for the electrification of part of the dock estate, that 
the laying of the main cables for the Hornby. to Sandon Dock 
Section of the work, the contract for which was placed with 
Messrs. Callender's Cable and Construction Co., Ltd., is now 
practically oomp'eted. The building of the Canada Dock sub- 
station is completed with the exception of the asphalting of the 
floors. The Dock Board has decided to proceed with the work for 
the electrification of the Gladstone Docks, and contracts for main 
cables, switch gear, converters, &c., have been placed with the 
various contractors for the Hornby to Sandon Dock section. 


Mansfield.— Loan.—The Town Council is applying for 
powers to borrow £12,C00—the cost of laying mains to the Bull 
Farm housing site. A sum of £30,000 is being spent on exten- 
sions, and a loss on the year’s working is anticipated, as the 
extensions will not be revenue-producing until the next period. 


Mosley Common.—FiIrE.—The power station at the 
Earl of Ellesmere's collieries was damaged by an outbreak of fire 
last week. The building itself did not suffer much, but serious 
damage was done to some of the valuable plant which supplies 
practically the whole of the firm's collieries with power for pump- 
ing, haulage and lighting. 


North-East Lancs.—Evectricity Districts.—Prepara- 
tory to conferring with the Electricity Commissioners in London, 
on December Ist, the North-East Lancashire group of the Mid- 
Lancashire section of electrical undertakings held a conference at 
Burnley on November 18th. The business had reference to future 
policy, and it was understood that the delegates would not agree to 
accept any financial responsibility for the working of a group іп 
Mid-Lancashire. 


Paisley.—Y&aAnR's WorRKING.—The accounts of the 
electricity supply undertaking for the year ended May 15th last 
show a total revenue from all sources of £64.264, while against 
this there was a total expenditure of £12,699. Of the gross 
balance of £21,555, £21,029 was absorbed in payment of capital 
charges, leaving a net profit for the year of £746. ‘ 


Portarlington.— PuRcHASE oF UNDERTAKING. — Mr. 
P. J. Weymes, a county councillor, Mullingar, has purchased the 
Portarlington electric light works. 


Slaithwalte.—ELECTRICOIT W Suprty.—The Urban Dis- 
triot Council is at present negotiating with an outside authority for 
the supply of electricity to the district. Having considered the, 
proposals of the Huddersfield Corporation and the Electrical Distri- 
bution of Yorkshire, Ltd., the Urban District Council has decided 
to inform the company that the Council will be prepared to apply 
to the Electricity Commissioners for consent to transfer to the com- 
pany all its powers under the Slaithwaite Electric Lighting Pro- 
visional Order, subject to the latter agreeing to the following 
conditions :—(1) That the distributing mains be underground ; (2) 
that the company guarantee the supply by October next ; (3) that 
the scale of charges made in the Slaithwaite area shall not exceed 
theaverage rate of charges made by the company in the whole of the 
area supplied by it. А representative of the company is to be 
a&ked to meet the Council to discuss the proposed site of the trans- 
former station and other matters. 


Warwick. —SuPpPLT CHaRGES.—The Warwick Chamber 
of Trade has decided to ask the Ministry of Transport to hold a 
public inquiry into the proposal of the local Electricity Supply Co. 
to raise the charges for electricity. 


Windsor.— Tank ENGINE. — During the coal strike it 
was thought that the engine of a tank, recently presented to the 
Town Council, would be useful to the Slough Electris Light Co., 
to enable it to continue the supply of electricity. The engine was 
accordingly sold to an official of the company by a Councillor and 
the borough surveyor for the sum of £20: Great indignation was 
expressed by the Council at a subsequent meeting, and it was then 
agreed that the engine should be returned, and the money paid for 
it refunded. 


TRAMWAY AND RAILWAY NOTES. 


Barrow.—ACCIDENT.—Às a tramcar was approaching 
Furness Abbey terminus without passengerson November 20th, the 
driver fainted and fellon the platform. Thecar went uncontrollei 
50 yards past the end of the rails and then ran into & wall. The 
driver was picked up insensible, but practically unhurt, and the 
conductor also escaped injury. 


Bradford.—RAILLESS System.—One of the provisos of 
the Corporation enlargement scheme with respect to the taking 
into the borough of the township of Denholme, is that a railless 
electric traction system shall be provided between Keelham and 
the centre of Denholme within a period of three years after 
incorporation. 

ACCIDENT.—Owing to the fog on Saturday last a ration 
tramcar and a heavy motor-lorry collided on the Leeds and Brad- 
ford road, near Farsley. The vehicles were so badly damaged that 
tramway traffic was stopped for several hours. The motor driver 
and the tramcar driver were both injured, but not seriously. 


Durham County. — TRANSPORT ScugME. — Durham 
County Council, at its meeting on the 10th inst., discussed the 
important scheme for services of tramoars, railless trolley vehicles, 
and motor-'buses to which we have already referred. The proposal 
before the meeting was that a Bill should be promoted in Parliament 
to obtain powers to oonatruct the tramways and carry out the 
other parts of the scheme. 

'The details of the proposed Bill are as follow :— 

l. To empower the Council to construct tramways along a 
number of routes, and to authorise the ‚Council to work such tram- 
ways and any other tramways for the time being belonging to the 
Council. 

2. To empower the Council to provide and work mechanically- 
propelled vehicles adapted for use upon roads and moved by 
electrical power supplied by means of overhead conductors along 
several routes. 

3. To empower the Council to provide and run motor-omnibuses 
on any route in the County of Durham with the consent of the 
local authority and road authority. 

4. To authorise the Council to enter into agreements with local 
authorities, companies, and persons owning tramways or light 
railways, with which the tramways of the Council may join, 
authorising the Council to purchase or take leases of and work 
such tramways or light railways and to empower the Council to run 
cars over such tramways or light railways. 

5. To empower the Council to make certain road and street 
improvements in connection with the running of the tramways, 
trolley vehicles, and motor-omnibuses, and to purchase compulsorily 
the necessary lands therefor. 

6. To enable the Council to purchase lands compulsorily for the 
purpose of widening certain highways in the county for general 
traffic purposes. 

Councillor Lee, the chairman, explained that if they wished to do 
anything in the matter, it was necessary to have an absolute 
majority of the Council. He added that since the Council made а 
move the omnibus companies had been very much alive; they had 
been trying by private enterprise to cover the whole of the county, 
ao that they might be in a position to say that the County Council 
Scheme was unnecessary. : 

Mr. John Wallace moved the resolution, and stated that there 
was no great oppoeition so far as the various municipelities were 
concerned. He said it was impossible at present to estimate the 
cost. They would do the work by stages. The first portion would 
be the linking-up of the road from Low Fell to Durham — connecting 
up with the Gateshead system. 

After discussion the resolution was adopted. This year, for the 
first time, the Labour representatives on the County Council are 
in a majority. Mr. Lee, the chairman, is a miners’ official. 


Edinborgh.— ELEcTRIFICATION.—The Corporation Tram- 
way Committee is considering the question of electrifying the 
tramway system from Pilrig to Prince's Street. 


Grimsby. — RAILLESS Cars.— The Town Council is 
promoting in the ensuing session of Parliament a Bill which pro- 
vides, amongst other things, for the running of motor omnibuses 
and raillees trolley-cars in certain localities. | 

Hallfax.—YEkAR's WonkriNG.— The total revenue from 
the Corporation tramways for the year ended March 31st amounted 
to £189,186, as compared with £149,827 in the previous year. 
Working expenses totalled £162,892, against £111,757, leaving а 
gross balance of £26,294 (£38,070). Payment of income-tax, loan 
interest, &с.. resulted in a net profit of £1,476, a large decrease from 
the profit for 1918-19, which was £10,767. 

New RouTE.—The work of laying the tramway lines from West 
Vale to Stainland has made rapid progress during the recent fine 
weather, and it is anticipated that before long cars will be running 
to Holywell Green, which is higher up the hill than the railway 
station of Stainland. 


Leeds.— Tramway LOSSES.—An average deficit of £39 
рег day is reported on the working of the tramways between 
October lst and October 27th, in spite of the fact that traffic and 
sundry revenue receipts amounted to £75,595—an increase of 
£11,009 over the same period last year. From April lat {0 
October 27th the average daily deficit is stated to be £121. 
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Liverpool.— FINANCIAL Posrrrox.— Last year there was а 
profit of over £63,000 from the Corporation tramways, but now 
there is a deficit of 43,694, and as no provision has been made 
for depreciation or reserve, which will require approximately 
another £140,000, this will make a total deficit of about £144,000. 
The chairman of the Tramways Committee explained at a recent 
meeting that the cost of labour had increased 260 per cent., and 
materials 370 per cent., whereas the revenue had only increased 
104 per cent., so that the fares and stages would need consideration 
in the near future. There was also an arbitration with regard {оа 
large increase of wages for tramway employés. There would be a 
large expenditnre in connection with the reconstruction of rolling 
stock, and there was also to be considered the proposed new works 
on the Edge Lane site. 


London.— New L. C. C. TnAMCARS.— It is proposed by the 
London County Council Highways Committee that 125 new tramcars 
should be purchased, at an estimated cost of £548,000. The first 
batch of 50 cars will cost approximately £4,305 each, and the 
remaining 75 about £4,326 each. The pre-war oost of a similar 
type, based on orders placed in 1910, was £883. It is anticipated 
that the first car will be delivered in 42 weeks. The Committee also 
recommends the extension of the central car-repair depot at Wool- 
wich, for which £185,000 will be required in the current financial 
year.— Daily Telegraph. 

Walsall—FARE INCREASE. — The Corporation has 
desided to inorease the tramoar and ‘bus fares, The minimum 
fare for the tramcars will be 24., as compared with ld. 12 
months ago, but the percentage increase on the longer distances 
will not be so great. It is anticipated that if the existing fares 
were kept in force, there would be an annual loes of 417,000. 


TELEGRAPH AND TELEPHONE NOTES. 


Germany.—New CaBLE.—The Western Union Cable Co. an- 
nounces the completion of arrangements with the German 
‘telegraph Administration for the handling of cable traffic 
between Germany and the United States. It is understood 
that plans are under way for laying a direct cable to Ger- 
many.—Reuter’s Trade Service (New York and Washington). 

WIRELESS TELEGRAPHY.—According to the Department of 
Overseas Trade, it is officially announced, says the Berliner 
Tageblatt that the German wireless system is to be divided 
into three distinct systems, viz., the international, home, 
and the special systems. The international system will con- 
sist of the overseas service, which will be transmitted by the 
large stations of Mauen and Eilvese, and the European service 
the messages for which will be forwarded by the central 
station at Konigs-Wusterhausen. The home communications 
will be sent by what is actually the German wireless system 
(Heichsfunknetz), and which is comprised at present of 15 
wireless stations. The 13 existing coast stations will serve 
[or communications to und from ships at sea. ‘The special 
wireless system is very extensive; it includes: (1) The daily 
European and overseas newspaper service; (2) the wireless 
Press service, which is at present in process ot formation, and 
by means of which a message sent by one station will be 
received simultaneously by a large number of receiving stations 
in Germany ; (3) the wireless industrial service for the circula- 
tion of industrial and financial reports which is also in course 
of preparation; (4) the wireless services for the transmission 
of time signals, warnings of storins for ships at sea, and all 
other important reports for ships at sea, of weather reports, 
wireless communications with aeroplanes, &c., including postal 
aeroplanes; and (5) the receivin stations for receiving foreign 
Press reports. 


Italy.—NEw CABLE.—À submarine cable has recently been 
laid between Rome and Genoa in order to ensure telegraphic 
communication with North Italy in the event of disturbance 
of the land telegraph by the elements, says the Economic Re- 
view, quoting Sole. i 


United States.—Cas_e ToLLs.—The controversy between 
the State department and the Western Union Telegraph Co. 
has reached the stage of an open breach, the company refus- 
ing to handle further cable messages for the department except 
upon prepayment of the tolls. Questions now before the 
International Communications Conference are said to be play- 
ing a part in the controversy. The negotiations begun by the 
American Government to obtain one of the former German 
trans-Atlantic cables now held by Great Britain, and thus 
open up direct communication between the United States 
and Germany, are said to have reached a successful termina- 
tion, and to depend for final fruition only upon the willing- 
ness of an American cable company to exchange one of its 
lines for the former German line from Halifax to Penzance. 

16 is understood that the State department was negotiating 
with the Western Union Cable Co. for the exchange of cables, 
but tHe negotiations were broken off as the result of differ- 
ences between the State department and the company. The 
exact point of dispute over the department's cable bills, 
which have not been paid since August, 1919, refers to the 
50 per cent. reduction formerly allowed on Government cable- 
grams, which the company has discontinued owing, it says, 
to war-time congestion. A report reached the Government 


last week fhat the Western Union Cable Co. would make 
another attempt to land the Barbados cable at Miami, and 
Mr. Daniels, the Secretary for the Navy, ordered the Com- 
mandant of the Naval Station at Key West to take the neces- 
sary steps to prevent it. The Western Union Cable Co., 
however, denies that it had any intention of taking such 
action.—Rcuter's Trade Service (Washington). | 

The Western Union Cable Co. has applied to the Supreme 
Court of the District of Columbia for an injunction to restrain 
Mr. Daniels, Secretary of the Navy, from interfering. with 
the construction of a telegraph cable between Miami (Florida) 
and Miami Beach. 

The Court is also asked to instruct Mr. Daniels's subor- 
dinates to cease threatening to destroy the cable if laid. "This 
is a different cable from that which was forbidden to be laid 
some months ago. 


Wireless Telegraphy.—Hicu SPEED AUTOMATIC TRANSCRIP- 
TION.—Many thousands of words are daily being wirelessed 
from the Marconi station temporarily installed at Geneva for 
the special use of journalists attending the Conference of the 
League of Nations; over ten thousand words being handled 
on the day of the first sitting. It is only a month since the 
Swiss Governinent discussed with the wireless experts the 
possibility of supplementing the existing communications with 
foreign countries. Rapid automatic transmission is being 
employed, the train of signals, which cannot be understood 
auraly without special apparatus, being received at the 
British station at Witham, Essex, on rapidly revolving phono- 
graph records. From Witham the signals are retransmitted 
by Creed high-speed gear to London. This is the finst occasion 
upon which the newspaper world has had at its disposal a 
channel of rapid communication in which Press messages have 
priority over ordinary commercial traffic. 

Instruments have been designed by which it is possible, 
after messages have been punched on tapes in the Morse 
code in the ordinary way, to transmit them by wireless to 
the receiving machine which automatically transcribes the 
Morse signals into Roman print characters. The process is 
somewhat similar to that used for the transmission of lang 
telegraphic messages, and the main difficulty in using it with 
wireless has been to magnify the feeble electric waves suffi- 
ciently to work the receiving instrument. This result has 
been achieved by the work of Mr. F. G. Creed, of the firm 
of Creed & Co., Ltd.. Croydon. The invention is now past 
the experimental stage, although it has not yet been suffi- 
ciently perfected to be publicly used. In experiments carried 
out at Aldershot messages were received at the rate of 100 
words a minute from varying distances. The farthest point 
from which they were sent was Cologne. Nearly all of them 
appeared correctly printed at this end, but one or two were 
interrupted for a few words by atmospheric disturbances. 
Mr. Creed demonstrated his apparatus before the Royal 
Society of Arts on the 17th inst. 


CONTRACTS OPEN AND CLOSED. 


( The date given in parentheses at the end of the paragraph indicates 
tha issue of the ELEOTRICAL REVIEW in which the " Official 
Notice" appeared.) 


OPEN. 


Austraila.— MELBOURNE.— February 24th. Electricity 
Commissioners. Plant for the Morwell power scheme—25,000- 
12,500-Kw. turbo-alternators. 600-K w. turbo alternators condensing 
plant, circulating pumps, transformers, and switchgear, copper 
cable, transmission steel towers, &c. (See this issue.) : 

TASMANI*.— December 13th. P.M.G.'s Department. Instrument 
parts, schedule T 301. (November 12th.) 

QUEENSLAND.—P.M.G.s Department. Testing and telegraph 
instruments (schedule 517). (November 12th.) 


Aylesbury.— Town Council. Enfield Ediswan Cable Co., 
Ltd., steel cable, £180. 


Batley.—Batley Co-operative Society. Electric lighting 
installation at Field Lane Store for the Seoretary. . 


Belgium, — ANTWERP, December 16th. — Municipal 
Council. Armoured cable terminal and junction boxes, automatic 
cut-outs, &c., for use at the Antwerp Dock. The specification in 
French can be consulted on application to the Department of Over- 
seas Trade, 35, Old Queen Street, up to November 30th, after which 
date it will be available for loan to firms who are unable to send 
representatives to consult it at the Department. 


Canterbury.— December 6th. Electricity Department. 


Extra-high-pressure and medium pressure D.C. switchgear and cable 
connections to the same. (November 19th.) 


Grimsby. — November 29th. Electricity Department. 
Sub.station converting plant, traction converting plant, com- 
prising one 250-KW. and one 500- Kw. converter, and one 250/300 Kw. 
converter. (November 12th.) 


Leeds. — December 13th. Electricity Department. 
1 andi switchgear for the generating station. (November 
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Littleborongh.— December 20th. Urban District Council 
Electricity Department.—High-tension cables, roadwork, xc. (See 
this issue.) 

London.— Sr. MARYLEBONE.—December 6th. Elec- 


tricity Department. LT. and EH.T.lead-oovered paper-insulated 
cable, for 12 months. (See this issue.) 


Monte Video. — January 14th. Management of the 
Usinas Electricàs de Monte Video. Steam turbo-alternator of 
10,000 Kw. with the steam piping and cables; surface condenser 
with pumps, &c. Сору of conditions and specification (in Spanish) 
шау be seen at the Depzrtment of Overseas Trade (Mr. Holloway) 
up to December 4th, after which date it may be borrowed by 
British firms. 

Plymonth.—November 80th. Electricity Department. 
us E. H. T. switchgear ; oil-oooled transformers. (November 

Rhodesia, — SaLIsBURT. — January 18th. Municipal 
Council. · Electric generating plant, switchgear, eable and con- 


verter& Spocification (£3 3s.) from the Council's Consulting 
Engineer, Royal Chamters, Johannesburg. 


Stockton-on-Tees.— December 7th. Eleztricity Depart- 
ment. Underground tramway cable (various lengths), single and 
three соге. (See this issue.) 

Wakefleid.—December 2nd. West Riding Education 
Committee. Electrical work (alteration from private supply to 
public supply), motors, switchboard, wiring, &c., at the Training 
College, Bingley. (Seethis issue.) 


Wailasey.—December 14th. Corporation Gas Depart- 
ment.—Four eleotrically-operated capetans. Mr. J. H. Crowther, 
Gas Works», Limekiln Lane. | 

Whitehaven,—December Ist. Electricity Supply Depart- 
peus One р с. tarbo-alternator and condensing plant. (November 
Wrexham.— Electric lighting and heating of 118 houses 
on the Acton Park Estate. Mr. G. Douglas-Co3, borough electrical 


engineer. 


CLOSED. 


London.—L О.С. Highways Committee. 


Tenders for 
125 car bodies : — 


Class Eltype, Class E2 typo, 


existing modified 
standard, alternative, 
each. each. 


Hurst, Nelson & Co., Ltd. S . £2,230 £2,430 
Brush Electrical Engineering Co., Ltd. 2,245 2,455 
English Electrie Co., Ltd. is T 2,555 2,906 


125 seta of swing bolster trucks : — 


Hurst, Nelson & Со , Ltd. (recommended) .. 
Brush Electrical Engineering C»., Ltd. . ee 
Heenan & Froude, Ltd. - zu 
Baldwin's Locomotive Works, U.8.A... 

125 seta of electrical equipment, &o. : — 


Metr»politan-Vickers Electrical Co., Ltd. 4 £1,900 10s. a set 
English Electric Co., Ltd. .. - Ms 20 1,306 10s. 
British Thomson-Houston Со., Ltd. "x M 1,842 10s. 

Magnetic brakes for 125 new oars : — 


Metropoiitea-Vickers Electrical Co., Ltd. (recommended) £21,875 


The Highways Committee reports that no tender contained a firm 
offer on the basis of fixed prices, во that it will not be po-sible to 
accurately determine the ultimate cost of the cars until the con- 
tracts are fulfilled. Each of the tenders which the Committee pro- 
poses to accept provides for variations in coat, both upwards and 
downwards, the present-day prices as quoted being taken as a 
datum line. | 

The Committee proposes to accept the lowest tender for 50 car- 
bodies of the Class E 1 type at £2 230 each, and the second lowest 
for 75 bodies at £2,245 each. As regards the tenders for electrical 
equipment, in order to afford an opportunity of testing the motors 
offered by each company under actual running conditions, it is pro- 
posed to divide the contract bstween the companies submitting the 
two lowest tenders, viz., 50 seta to be ordered from the Matropolitan- 
Vickers Electrical Co., Ltd , at £1,300 108. a set, and 75 seta from 
the English Electric Co. at £1,306 103. per set. On the basis 
set out above, the cost of the first 50 cars is estimated at £4,305 


.. £600 a set 
` 630 


SR 836 10s 
24,880 (about £1,262) 


10s. eacb, and that of the remaining 75 cars at 24.326 108. ° 


each. The comparative cost of a similar type of car based on 
orders placed in 1910 was £884. It is anticipated that the fi st 
new car will be delivered in 42 weeks from the date of the order, 
and that cars will be completed at the rate of six per week for the 
first 100 cars, and at the rate of three per week for the remaining 
25 cars. | 

ST. MARYLEBONE.—Electricity Supp'y Committee. 


Two additional cable panels with protective devices and cable screens 
for Aybrook sub-station ; and three track-type interlocking cubicles, for 
installation at Messrs. Selfridge's premises, £1,597.—Ferguson and 
Paitin, Ltd. (recommended). 

Steelwork for foundations for the turbo-alternator, crane track, &c.— 


Sanders & Foster, Ltd. (recommended) © . &35,740 
Motors for induced-draught fans — 

W. Н. AUen, Son & Co., Ltd. (recommended) .. .. &1,160 

Crompton & Co, Ltd. .. 4 5 85 we js 1,284 

Industrial Electro-PJant Co., Ltd. 1,439 


Metropolitan-Vickers Electrical Co., Ltd. zs - 1,603 

Extra tappinga on transformers fur the three rotary converter sets, 2102, — 
М etropolitaa-Vickers Electrical Co., Ltd. irecommen?3e3). 

Two exciters, rheostats and supporting stools to provide for the inverted 
running of two of the existing 1, O0- KW. rotary converters, at Aybrook 


Street, £556. Metcopolitan-Vickers Electrical Co., Ltd. (recom. 
mended), 


Sweden.—The Stockholm Tramway Co. has decided to 
purchase 50 motor tramcars from the Allgemeine Elektrizitaets 
Gesellschaft and the Aktiengesellachaft Siemens-Schuokert.. Of all 
the offers received, which included proposals from Swedish and 
American firms, the Germau ones were most favourable as regards 
date of delivery — Reuter's Trade Serrice (Stockholm). 


FORTHCOMING EVENTS. 


Physical and Optical Societies.— Friday, November 96th. At the Imperial 
College of Science and Technology, South Kensington, S. W. At 7 p.m. 
Joint discussion on The Making of Reflecting Surfaces."’ 


Junior lastitution of Engineers. — Friday, November 36th. At Caxton 
Hall. At 8 p.m. Lecturette on Reinforced Concrete Coal Bunkers 
and Silos,“ by Mr. С. O. Mourant. 

Friday, December 8rd. At 8 p m. Lecturette on ‘‘ Electrolysis ts 
Applied to Measurement of Water, by Mr. G. Е. Shotter. 


Manchester Association of Engiaeers.— Saturday, November 27. At the 
Memorial Hall, Albert Square. At 7 p.m. Paper on Modern Develop- 
ments in the Manufacture and Utilisation of Coal Gas," by Mr. F. J. West 
and Mr. J. A. Tomlinson. 


Institution of Electrical Engineers.—Monday, November th. Informal 
meeting. At the Institute of Patent Agents, Staple Inn Buildings, W.C. 
At 7 p.m. Discussion on Electrical Transmission on Petrol Vehicles,“ to 
be opened by Mr. A. F. Harmer. 
Thursday, December 2nd. At the Institution of Civil Engineers, 
Great George Street, B. W. At 6 p.m. Special general meeting. 


(Students' Section). Friday, December 8rd. At King's College» 
Strand, W.C. At 6.80 p.m. Discussion on The Modern Tendency to 
Trusts: Is it Beneficial ?’’ to be opened by Mr. A. Berner. 


(South-Midland Centre (Students' Section). — Tuesday, November 
90th. At the University, Birmingham. At 7 30 р.п. Paper on X-Rays 
and their Application in Engineering," by Mr. 8. Payman. 


(North - Midlaad Centre) (Sheffield aud District Sab-Ceatre).— 
Tuesday, November 30th. At the Royal Victoria Hotel, Sbeffield. At 
7.80 p.m. Chairman's spec ch. Smoking concert. 


Institution of Civil Engineers.—Tucsday, November80th. At the Institute, 
Great George Street, 8 W. At 5.30 p.n. Ordinary meeting. 


lateraational Advertisiag Exhibition.—White City, Shepherd's Bush, W. 
November 29th to December 4th. 


Royal Society of Arts.—Monday, November29th. At John Street, Adelphi, 
W.C. At 8p.m. Cantor lecture on Micro-organisms and some of their 
Industrial Uses,” by Mr. A. C. Chapman, F. R. S. 


Paisley Association of Electrical Eogineers.— Wednesday, December Ist. 
At the Technical College, George Street. At7.30 p.m. Paper on Armature 
Winding,” by Mr. W. R Scott. 


Chemical Society.—Thursday, December 2nd. At Burliagton House, Pi ca- 
dilly, W. At8 p.m. Ordinary meeting. 


Chelmsford Eogineering Society.—Thursday, December 2nd. At 7 p.m. 
At the East Anglian Institute of Agriculture. Paper on Diesel Engines," 
by Mr. G. Bass. | 


Institution of Mechanical Engineers.—Friday, December 8rd. At 6 p.m. 
Further discussion on the paper by Mr. A. Ramsay on The Human Factor 
in Industry.” 


Edinburgh Electrical Society.—Friday, December 8rd. At the Philo- 
soph:cal] Institute. AtB p.m. Paper on An Electrical Engineer's Walk 
Round а Factory," by Mr. J. Walker. | 


МОТЕЗ. 
The New Raedlology.—Sarely the Barber of the 


" Thousand and One Nights never had a more brilliant inspiration 
than that which recently occurred to a modern “ Knight of the 
Brush." According to the J. mes report of a recent prosecution, a 
young man entered a barber's shop fora shave. The barber, who 
was, no doubt, something of a scientist, persuaded his client that 
treatment of the skin by violet rays" was what he really requi 
and, having secured consent, rubbed a violet electric lamp over the 
young man’s face, charging him the modest fee of £5. (Trua 
science was ever ill-paid!) Reluctant to leave a job but half coom- 
pleted, the barber then informed his victim that the charge for & 
course of the treatment was £10, an amount for which a cheque was 
promptly handed over. Later, however, suspicions must have 
arisen in the young man's mind, for he stopped the cheque. 


Electric Coal-Cntters Banned.—A Committee appointed 
by the Minister of Mines to report upon the safety of the coal- 
cutting machines at the Mount Kembla (N. S. W.) Colliery, has 
presented a report adverse to the пзе of these machines. Thé 
evidence of a number of employés pointed to frequent “ flashing? 
and sparking from the motors of the cutters, although no repo 
of the occurrences has been received in official quarters. The 
Committee's final decision, having due regard to the probability of 
exaggeration on the part of employés giving evidence, was that the 
continued use of these cuttera was not consonant with thesafety of 
the workers. The Committee expressed ita regret that DUET 
which materially increased production could not be used wit 
absolute safety. 


Fatalities. —An inquest was held, on November 20th, on 
the death of Arthur Townend (59), loom tuner, in the employ of 
С. & J. Hirst, Sunneybrook Mills, Longwood, near Huddersfield, 
which took place the previous Thursday from electric shock. 
Townend was working on a loom which had become charged with 
electricity owing to a leakage which had not been detected, Тһе 
loom was adjacent to an iron girder, and one of Townend's olags 
came into contact with it; he received a shock at 225 volts А С. 
A verdict of Accidental death was recorded. 

Alex. Wilson (21), an Edinburgh steel worker, was struok by the 
jib of & crane at the new eleotrio power station at Portobello, 
Edinburgh, and killed, 
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Radiography in Industry. — At a meeting of the Birming- 
B Olub, this T Major J. Hall-Edwards again 
Put forward the importance of the radiography of materials 
used in industry. Не emphasised that the application of 
X-rays to industry was а matter in which business men 
should take an interest; among the uses to which X-rays 
gould be put were, according to the Birmingham Post, the 
detection of blow holes and cracks in metals up to a thickness 
of 6 in., and the inspection of the interior of such things as 
flash lamps, electric cables, &c., also came within the range 
of the apparatus. The carrying out of large experiments likely 
to benefit manufacturers, said Major Hall-Edwards, would 


entail the installation of an expensive apparatus and of skilled 


Workers. He felt that Birmingham should possess an X-rays 
laboratory, and made а plea for the establishment of 
puch a laboratory that might become a branch of the 
Birmingham University, and the research work done there 
under the guidance of the professors. They should bear in 
mind that up to the present the application of radiography 
in the examination of materials had only just reached beyond 
the experimental stage. It was quite possible they might have 
át their disposal before very long apparatus very much more 
powerful than any which was necessary for experiments in the 
realms of medicine and surgery. It had been suggested by Mr. 
A. A. Campbell Swinton that it might be possible to make an 
X-ray tube of metal perhaps a foot or two in diameter, which 
would be able to carry a large amount of current. Such a 
tube was quite within the scope of practical engineers. 


Тен of Fittings.—At Manchester County Police Conrt 
last week, Ralph Leslie Allen (20), of Cheetham, pleaded 
guilty to stealing a number of electric lamps and fittings to the 
ae of £50, the property of Messrs. Massey & Harris, Ltd., 
Qld Trafford. Allen was formerly employed as а wireman by 
a firm of electrical engineers in Hulme, but was discharged 
in November, after which the goods were missed. Evidence 
of buying various fittings from the prisoner during the period 
between Noveinber and July was given by William Osborne, 
an electrical engineer, of Salford, who said he had been 
dealing with Allen for five years, and understood the goods 
to be surplus materials left over from Allen doing jobs in his 
spare time. Allen was sentenced to six months’ imprisonment 
with hard labour, and the chairman also intimated that 
Osborne would not be allowed witness's costs as the Bench 
considered he had not been as careful as he might have been 
in his transactions with the accused. 


The Debt of Нопопг, —Зреакірр at a recent meeting, 
Lord Haig again championed the cause of unemployed ex- 

vice men. He said it was a great shame that these 
men after their war service could not obtain work 
because they had not served apprenticeships. In another 
ber he said that during the war great sums of money 
Were raised by war loans, and. now the interest was being 
regularly paid. On the other hand, ex-Service men were 
1 85 to find employment. He (Lord Haig) could see no 
ifference in the nation's treatment of these men and the 
repudiation of all war loans, and refusal to pay the interest. 
The response to his appeals during. the past 19 months had 
not been entirely satisfactory, and he urged his audience to 
belp pay the nation's debt—not looking at it as a matter of 
charity, but as just payment for services rendered, lives given, 
and wounds received. | 

It is stated that the number of employers on the King’s 
National Roll up to November 10th was 22,328. 


Ex-Officers’ Training.— The Officers’ Association and 
the Appointments Branch of the Ministry of Labour have 
come to an arrangement whereby five hundred business men 
will be requested to serve on panels in London to inquire 
into the capabilities of applicants for employment. The 
panels will sit for a fortnight before Christmas and a 
fortnight afterwards. The idea of this scheme is to avoid 
overlapping between the Association and the Ministry of 
Labour. The Appointments Branch states that now that the 
State offers to maintain ап ex-officer or service man for a 
period of 19 months, it is thought that business men will be 
able to train a man and at the end of the period engage 
him at a fair salary to carry on with the work. Directors 
of companies and others in similar positions are asked to 
further the scheme by notifying suitable vacancies to the 
Мше nt Labour or by serving on one of the selection 

panels. 


New Electroplating Process,—The discovery of a new 
process in electroplating has been made by Mr. Frank Mason, 
A.M.I.E.E., and was made public on November 19th at the 
joint meeting of the Faraday Society and the Sheffield Sec- 
tion of the Institute of Metals. Mr. Mason is well known as 
9 lecturer at Sheffield University, as well as a practical works 
manager. During the war period he conducted researches 
Mules ot Mane and electrochemistry on behalf of the 

istry of Munitions, and his discovery is the sequel to 
well-ordered observations and experiments on given lines. 
The process, to which no patent rights are attached. as it 
has been worked out entirely in the Sheffield University 
electrometallurgical laboratorv. and is given out as from the 
University, is said to have given in actual workshop practice 
over 100 per cent. increased productivity from the vats; it 


permits of the use of a much larger electric current than usual 
in the baths, and, therefore, forms the deposit more quickly, 
while at the same time the plate! resulting is of the best 
quality. According to the Sheffield Independent, it is ordinarily 
accepted that when potassium carbonate reaches а certain 
percentage in the plating bath it is advisable to add barium 
cyanide to` eliminate the potassium carbonate. Instead of 
following this rule, however, Mr. Mason in his new process 
adds a. further percentage of the latter by direct appurato; 
and in conflict with the old theory and practice. The experi- 
ments showed that in an electrolytic bath containing a 10 per 
cent. compound of potassium carbonate, with the electric 
current normal, a fine and reguline deposit of silver plate on 
copper resulted; but when the current was increased to 6 
amps., compared with the present 4 amps. in present plating 
practice, although the deposit was rapid it was large and 
crystalline and a ''finish " could not be got on it. When, 
however, the bath solutions contained а higher percentage 
of potassium cyanide in conjunction with potassium 
carbonate, this undesirable effect was somewhat counter- 
acted. Mr. Mason found that with a free.cyanide content 
far in excess of that advised or suggested in any up-to- 
date text books, and with potassium carbonate in quantities 
probably little dreamed of by the authors, not only could 
the current density in the plating bath be increased enor- 
mously, and the plating be done more quickly as a conse- 
quence, but that the deposit of plate” (silver) was of a 
finer texture altogether, and equal to, or better than in the 
ordinary plating process in use. 


Appointments Vacant.—Shift charge engineer (£293), 
for the Borough of Leigh (Lancs.) Electricity Department; tele- 
graph engineers (£480), for the Governments of the Gold Ooast 
and Nigeria. See our " Official Notices " to-day. 


Lecture Note.—A lecture, entitled the History of an 
Invention," was delivered by Mr. L. W. Wild, M.I.E.E., before the 
Camera Club, on the F8th inst., with the aid of slides illustrating 
theinoeption and development of the Wild-Barfield electric furnace. 
Micrographic sections of steels subjected to various heat treatments 
were also illustrated. 


A Crisis in Electricity Supply.—The following letter 
haa come to hand as we go to press :— | " 

"I beg to express my great appreciation of the leading article 
in your last issue, under the above heading. Your unqualified 
support of the spirit of ' Whitleyism, and your obviously sincere 
desire to see the findings of the National Joint Board honourably 
upheld throughout our industry, will undoubtedly be most 
gratifying to all grades of the technical and commercial staffs 
represented on the Board. 

"The prolonged delay, and in some cases, the absolute refusal, 
by many of the supply authorities to give effect to agreements 
between their representatives and the staff organisations, had not 
only precipitated a crisis so far as the E.P.E.A. is concerned, but 
are rapidly bringing about a similar condition in the commercial 
and clerical staffs, which are organised in the Electricity Supply. 
Commercial Association. | 

„The representatives of the E 8.C.A. on the National Joint Board 
unanimouily supported the adoption of the E.P.E.A. schedule of 
salaries on May 12th last, and on the same date the representatives 
of the E.P.E.A. unanimously supported the adoption of the E. S. O. A. 
scale of bonus. In each instance the employers’ representatives 
were also unanimous, after considerable concessions on the original 
claims had been made by both Associations. 

“ In the six months that have since elapsed each Association has 
expended an appalling amount of time and money in endeavouring 
to persuade the defaulting municipal and company authorities to 
honour agreements made on their behalf, If, amongst the technical ` 
and commercial staffs, these authorities found as low a code of 
honour as that now practised by themselves, the industry would be 
quickly ruined, and loyal and efficient service unknown. 

" I believe that a larger number of undertakings have rejected 
the E.. C. A. scale of bonus than have rejected the E. P. E. A. 
schedule, Your artiole states that a man with a pre-war salary of 
£200 a year should now be paid 4500 ‘merely to maintain his 
original position.’ You are certainly not erring on the generous 
side, but what legitimate objection can be advanvea against paying 
that man a wretched £360, which is all that the E. S. C. A. scale of 
bonus entitles him to? 

"I am somewhat myatified as to why the EP. E. A. and the 
E. S. C. A. are not taking ooncerted—or even joint — action in this 
matter. The E. P. E. A. is admittedly in a strong position, on 
account of the nature of its members’ duties, but the possibility 
of а coincident disorganisation of the business side of the in 
would further strengthen the E.P.E.A. position very considerably. 
No better opportunity will present itself for not only Torciny the 
defaulting authorities to act honourably, but also for firmly estab- 


.i* amg the prestige of the E. S. C. A., the E. P. E. A., and the National 


Joint Board. 
“November 24th, 1920." 


Educational.—The Seoretary of State for the Colonies 
has appointed a Committee, under the chairmanship of the Right 
Hon. Lord Chalmers, G.C.B., to consider and report what steps 
oan be taken to secure the assistance of the Universities of this 
country in carrying out the research work which is easential to the 
protection of the inhabitants of the Colonies and Protectorates from 
disease and to the successful development of their veterinary, 
agricultural, and mineral resources,— Zhe Times, 


| “ SUSSEX. 
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INSTITUTION NOTES. 


Institution of Electrical Engineers. — NEw . SUBSCRIPTION 
RATES.—In our last issue we gavetheexisting rates of subscription 
of the Institution of Civil Engineers, andatated that new rates were 
under consideration. We are now enabled to give the moheduie of 
the proposed new rates of subscriptions, as follows :— 

United Kingdom 


London. (outside London), Abroad. 
Members .. 7 0 0 £510 0 £4 10 0 
Associate Members 410 0 4 0 0 310 0 
Associates... ‘ies 5 0 0 5 0 0 5 0 0 
Students ... ies 2.0 0 2 0 0 2 0 0 


It will be observed that Members and Associate Members not 
resident in London receive a concession on this score. We believe 
the increased rates are necessary to meet a probable deficit of over 
& 10,000. 

The very successful and largely-attended opening meeting of the 
1921 session of the Institution took place on the 18th inst., at the 
Institution of Civil Engineers, Mr. Roger T. Smith, retiring 
preaident, in the chair. Mr. Smith announced the death of Prof. 
John Perry, and a votelof condolence and sympathy with his family 
and relatives was by all members standing in silence. At 
the conclusion of the formal business Mr. Smith presented the 
scholarship cheques and premiums awarded by the Council for 
papers read during the last session, and then invited the new 
president, Mr. Ll. B. Atkinson, to take the chair. Sir John Snell 
proposed, and Mr. J. S. Highfield seconded, in a few well-chosen 
words, a vote of thanks to the retiring president, which was carried 
with acclamation. Mr. Atkinson then delivered a resume of his 
inaugural address, which is abstracted elsewhere in this issue. The 
meeting was brought to a close by Col. В. E. В. Crompton pro- 
posing, and Mr. W. A. Chamen seconding, a vote of thanks to the 
president for his address. 


SHEFFIELD AND DISTRICT Sun-CEN TRE OF THE NORTH MIDLAND 
CENTRE.—The opening meeting of the 1920-21 session of this 
Sub-Centre will be held on Tuesday next, November 30th, at 
7.30 p.m., at the Royal Victoria Hotel, Sheffield, when the business 
to be transacted will include the election of members of Committee ; 
the chairman will speak, and the meeting will terminate with a 
smoking concert, 

SOUTH MIDLAND CENTRE.—A meeting was to be held at the 

irmingham University, ‘оп November 24th. In the first part of 

e meeting the chairman was to make a statement regarding the 
proposed increase of subscription rates. Following this, an informal 
discussion was to be held on Operation Methods and Difficulties 
of Electric Power Plants, opened by short papers by Messrs, 
Mackersie and Rogers. 

SooTTisH CENTRE.— Students’ Section —The arrangements 
for the present session include the reading of papers on "Static 
Transformers," by Mr. R. Dickson ; " Alternating Current compared 
with Direct Current for Distribution and Supply,” by Mr. R. L. 
Birch; Mercury Arc Rectifiers,” by Mr. R. L. Morrison; and 
i Machinery Operations in Automobile Construction," by Mr. В. Ј. 
Hird. Visite аге to be made to the Glasgow Evening News printing 
Offices, and to the Glasgow central telegraph and electrical 
departments. 

NORTH-EASTERN TERRITORIAL CENTRE.— Students Section.—A 
general meeting was held in Armstrong College, Newcastle-on- 
Tyne, on November 19th, when Mr. Н. M. Rochester read his paper 
on “ Electricity in Mines." The subject was dealt with in a very 
able manner, proving very interesting and instructive,| as details 
were given of above and below ground working. 


WIRELESS SECTION.—On Wednesday, November 21th, the session 
of the Section was opened by the delivery of an address by the 
Chairman, Dra. W. Н. EccLEs. MR. Lr. B. ATKINSON, the President 
of the Institution, took the Chair, and the Section was honoured by 
the presence of Dr. ALEXANDER GRAHAM BELL, the veteran 
inventor of the telephone. After his introduction by the President, 
Dr. Bell, who was received with acclamation, made a short speech, 
in which he said that the growth of the telephone had bewildered 
him and sed his most sanguine expectations. He was very 
glad to meet the members of the very advanced Wireless Section of 
the Institution. Dr. Bell instanced авап example of the progress 
of his invention, in conjunction with wireless waves, the recent 
experiments at Arlington (near Washington) when communication 
was established with the Eiffel Tower, Paris, and speech was heard 
at Honolulu. 

Dr. Eccles's address sketched the history of the Section and of 
the recent developments in wireless. The formation of the 
Section was the outcome of a suggestion to form a body on the 
lines of the American Institute of Radio Engineers, when the 
Institution stepped in and offered ite help. with the result that 
the Section was organised. The speaker then dealt with the 
immense progress following the introduction of the thermionic 
valve and other devices. 


SCOTTISH CENTRE.—Among the social arrangements made for 
the present session are a smoking concert at the Rankine Hall, 
Glasgow, on December llth, and a conrersazione and dance at the 
McLellan Galleries, Glasgow, on February 3rd, 1921. 


The Physical and the Optical Socletles.— A joint meeting 


of the above societies will be held at the Imperial College, South 
Kensington, S. W., to-day, at 7 p.m., when a discussion will take 
place on The Making of Reflecting Surfaces.” Section A will 

with Technical Methods of Production,” and Section B with 


Reflecting Powers of Surfaces," &c. A bibliography and resume 
of the literature of the subject is in course of preparation by 
Mr. R. Kanthack. 


Wireless Socleties.—SovTBPoRT WIRELESS SOCIETY.—Since 
its resuscitation about a year ago, the society reports that satis- 
factory progress has been made. Permission has now been received 
from the Postmaster-General to install wireless apparatus to be 
used within limited bounds. The society has also procured 
permanent headquarters, and the meetings this winter promise to 
be of a very interesting character. 

CARDIFF AND Востн WALES WIRELESS Socigety.—At Cardiff 
on November 17th, Mr. W. A. Andrews, B.Sc., gave an interesting 
demonstration and lecture on the two-valve receiver and direction- 
finder manufactured by the British Thomson-Houston Co., Ltd., 
and Mr. E. A. Rudge, B.Sc., A.I.C., lectured on The Electrical 
Properties of Some Metals.” Mr. G. C. Hughes has resigned the 
post of secretary of the society, and Mr. W. G. J. Howe has been 
elected in his stead. 


The Royal Society.—The Rumford Medal has been awarded to 
Lord Rayleigh, F. R. S., for researches into the properties of gases зі 
high vacua; and the Hughes Medal to Prof. О. W. Richardson, 
F.R.S. for his work in experimental physics, and especially 
thermionics. 


Cleveland Institution of Engineers.—Major H. G. Scott, in his 
presidential address, on November 15th, at Middlesbrough, said the 
electrical iron aud steel furnace, for which so much had been 
claimed in the past few years, had settled down into its own useful, 
but subordinate, position in the steel industry. The premised 
30-ton furnace had not yet materialised in this country. The fact 
was that the question of smelting by electrical energy was 
essentially one of cheap power, and even where power was cheap, 
а smaller unit, up to 10 tons, had been found to be most 
economical. Great developments had been taking place in the 
manufactured steel industry. Steam and manual labour were 
being rapidly supereeded by electricity in rolling mills. 

The speaker described recent developments in connection with 
the smelting plants of Messrs. Bolckow, Vaughan & Co., Ltd. The 
charging bay is served by two 50-ton overhead electric travelling 
cranes, specially designed for handling ladles containing iron from 
the blast furnaces. The casting bay is served by two 100-ton 
overhead travelling cranes. The mill is driven by a motor having 
a normal rating of 3,000 н Р. continuous and an overload capacity of 
4,500 H.P. . All work is done under cover, various bays being equipped 
with overhead electric travelling cranes, some of which are fitted 
with magnets. 


Institute of Physics.—This Institute has now been incorporated, 
and has begun to carry out ite work. The object of the Institute 
is to secure the recognition of the professional status of the 
physicist. and to co-ordinate the work of all the Societies 
interested in physical science or its applications. This co-ordina- 
tion has already been secured by the participation of five of these 
Societies—namely, the Physical Society of London, the Optical 
Society, the Faraday Society, the Royal Microscopical Society, and 
the Rontgen Society. The Institute thus promises to become a 
powerful unit in connection with any wider scheme of federation of 
scientific Societies, 

It ів a tribute to the status already acquired by the newly- 
formed Institute that its diploma is now being required from 
applicants for Government and other important positions requiring 
a knowledge of physics, and, thanks in great part to the Institute, 
the physicist is now becoming recognised as a member of a specific 
profession. 

The first list of members includes the names of ever 200 Fellows. 
Sir J. J. Thomson, O. M., the retiring President of the Royal Society, 
has accepted the invitation of the Board to become the first and, at 
present, the only, Honorary Fellow. The first President of the 
Institute is Sir Richard Glazebrook, K. C. B., F.R.S.. who will pre- 
side at the first statutory meeting of the Institute early in the New 
Year. 

Particulars with regard to the qualifications required for the 
different grades of membership can be obtained on application to 
the Secretary, 10, Essex Street, London, W.C.2. Fellows elected 
before May lst, 1921, will have the privilege of being styled 
Founder Fellows. 


National Physical Laboratory.— The optics, thermometry, heat 
and radiology divisions of the Physics Department of the Labora- 
tory will be open on Wednesday, December 8th, from 8 to 10.30 p.m., 
for the inspection of exhibits and demonstrations. 


Chelmsford Engineering Soclety.—On November 18th, at the 
East Anglian Institute of Agriculture, Mr.G: Barlow delivered a 
lecture on " Practical Turbine Engineering." The paper dealt in 
detail with the various types of turbines and their hietory, the 
causes of their failures and breakdowns and the steps taken to 
overcome them. The secretary reported that the membership had 
increased to 116 since the opening of the seasion. 


Edinburgh Electrical Soclety.— Мг. W. Hope-Fowler, M.D., 
Е.К.С.8., lectured to the above society on November 19th, taking 
as hie subject " Medical Electricity." The lecturer outlined the 
many applications of electricity to diagnosis and healing, and 
emphasised the increasing importance of electrical apparatus in 
hospital methods of treatment. He expressed the wish that 
British engineers would take a larger share in the design, develop- 
ment and standardisation of the relative appliances. The next 
meeting of the Society will be held in the Edinburgh Philosophical 
Institute on Friday, December 3rd, when Mr. James Walker will 
read a paper on An Electrical Engineer's Walk Round s Factory." 
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OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 

‚ teoohmoal or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
BLEOTRICAL REVIEW posted as to their movements, | 


Mr. J. A. BRoMLEY, A.M.I.E.E., assistant rolling stock en- 
gineer to the leeds City Tramways, has been appointed 
tramway manager to the Borough of Keighley ‘lramwiy 
and Trolley Vehicles undertaking. 

According to The Times, Mr. A. RicHARDSON, M.P. for 
Gravesend, who recently underwent а somewhat serious opera- 
tion, is slowly improving, and his medical attendants regard 
the operation as successful. 

The Nobel prize for physics for 1920 has been awarded to 
M. C. E. GUILLAUME, Director of the Internationa] Bureau of 
Weights and Measures at Breteuil. i 

Mr. W. T. Davıb, M.A., Cantab., D.Sc., Wales, has been 
appointed Professor of Engineering at the University College 
of South Wales and Monmouthshire at a salary of £1,000 a 
year. Mr. David, who is 34 years of age, has been Demonstra- 
tor of Engineering at Cambridge and Inspector of Technfcal 
Colleges, and during the war filed important positions at 
Woolwich and under the Ministry of Munitions and the 
Admiralty. 

Mr. W. STEVENTON, provincial manager of the Commercial 
Cable Co., prior to leaving Liverpool to take up the position 
in London of assistant manager of the company in England, 
was presented with a solid silver tea service on а silver- 
mounted oak tray. Mr. J. W. Simpson will succeed Mr. 
Steventon in Liverpool. 

Mr. C. W. CAMPION, district erection engineer of the New- 
castle-on-Tyne branch of the Metropolitan-Vickers Electrical 
Co., Ltd., who is leaving the company's service to take up an 
appointment with the Indo-Burma Petroleum Oil Co., at Ran- 
goon, was presented with a suit case and wristlet watch by the 
staff at а smoking concert held at the County Hotel on the 
19th inst. Mr. Н. Paterson, the district manager, was in the 
chair, and Mr. W. Н. Dalgleish, on behalf of the staff, ex- 
pressed their good wishes for Mr. Campion's welfare, whilst 
regretting the loss of his genial personality. 

Councillor C. W. Jackson and Councillor E. A. LirrLE have 
been appointed chairman and vice-chairman of the Hackney 
B.C. Electricity Committee. 

Mr. G. E. Moore has left the Cambridge and Paul Instru- 
ment Co., Ltd., and joined the Testing Department of the 
Newcastle-on-Tyne Electric Supply Co., Ltd. 

Mr. A. F. Harrison, secretary of the City of London Electric 
Light Co., has been elected treasurer of the Chartered In- 
stitute of Secretaries. 

Mr. A. Brown, of the order department of the Edison Swan 
Electric Co., Ltd., celebrated his golden wedding on the 
l6th inst. А few of the members of the staíf, with whom 
he has been associated for 98 years, marked the occasion by 
presenting him with a clock suitably inscribed. 

Obituary.—Mr. C. REAp.—The death has taken place of 
Mr. C. Read, electrical engineer, at the Granville Hotel, 
Ramsgate. He had charge of the hotel and its installation 
during the time it was used as a military hospital during the 
war. 

Mr. J. D. Hickman.—The death has taken place, suddenly, 
of Mr. John Dampier Hickman, electrical engineer, of St. 
Lawrence, Portsmouth Road, Long Ditton. Mr. Hickman, 
who was 61 years of age, was for some time electrical engineer 
to the Grand Duke Michael of Russia when he occupied Keele 
Hall, Staffs. At the time of his death he was negotiating for 
patents relative to a system of electric lighting and signalling 
for railways. 

Мв. P. F. Huppieston.—We regret to announce the sudden 
death, which took place on November Ist, at Bedford, of 
Mr. Percy F. Huddleston, who was well known to a large 
number of our readers for many years as an electrical 
nonse auctioneer and valuer, at Finsbury Pavement, Lon- 
don, E.C. 
. R. FiNNEGAN.—The death occurred at Northampton, 
on the 19th inst., of Mr. Robert Finnegan, railway and public 
works contractor. Mr. Finnegan was responsible for the 
laying of tramways at Great Crosby and Liverpool, and large 
works for the North Western Railway Co. | 


NEW COMPANIES REGISTERED. 


J. B. Walsh & Co., Ltd. (171,396).—Private company. 
pany. Registered November 13th. Capital, £10,000 in £1 shares. To take 
over the business of belting merchants, general mill furnishers, wholesale 
electrical factors, and dealers in lubricants, oils, and fertilisers carried on 
by J. W. Walsh and L. Bradbury at 34, Pall Mall, Manchester. The first 
directors are: J. B. Walsh, Brookside, Crofts Bank Road, Urmston, Lancs. 
(director Snowdon, Sons & Co. (Manchester), Ltd); L. Bradbury, 10, Lan- 
caster Street, Mossley, Lancs. (director Heginbotham, Gregson & Co., Ltd.); 
J. H. Jones, 63, Tweedale Street, Rochdale. Secretary: L. Bradbury. Re- 
gistered office: 34, Pall Mall, Manchester. 


T. J. Grainger & Co., Ltd. (171,501).—Private company. 
Registered November 18th. Capital, £5,000 in #1 shares. To take over the 
business of a dealer in electrical goods and colliery and engineering tools 
and appliances, carried on by T. J. Grainger, at 31, The Side, Newcastle-on. 
Tyne. The first directors are: T. J. Grainger (permanent), 31, The Side, 
Newcastle-on-Tyne; C. Meakin, 940, Farndale Road, Newcastle-on-Tyne. Re 
giatered office; 91, The Side, Newcastle-on-Tyne. 


CITY NOTES. 

The profit and loss account for the year 
ended June 30th, 1920, shows a profit of 
477,280, and after providing for-debenture 
| | interest and redemption of debent, anil 
including the amount brought forward, there is a net credit 
balance of £47,703. There has been put to reserve £12,000, 
5 per cent. 1з to be paid on the ordinary shares, and £11,141 
is to be carried forward. During the year the tramways 
carried 25,921,629 passengers, giving a return of £325,085, as 
against 27,993,276 passengers and £301,796 in 1918-19. The 
smaller number of passengers carried is due to the strikes 
which stopped the tramways for nearly a month, the in- 
creased receipts being due to raising the fares. The rolling 
stock in Cape Town has been increased by 12 new cars, which 
will materially assist operation and relieve the pressure on 
the rolling stock that has taken place in recent years. Under 
the Acts of Parliament which govern the concessions for the 
working of the tramways in Cape Town, the municipality 
had the power of expropriation of certain portions of the 
system during the year. This right, however, has not been 
exercised, and the time has now expired, but the municipality 
has approached the company with a view to purchasing the 
whole of the Cape Town system, but so far no satisfactory 
arrangement has materialised. The ‘‘B'’ debenture issue 
of £150,000 has now been entirely redeemed, and the charge 
against the profits for redemption ceases as from January Ist, 
1920. Meeting in London, December Sth. - 


Cape Electric 
Tramways,.Ltd. 


Submersible Motors, Ltd.—The report for the period 
October lst, 1915, to December 31st, 1919, shows profit avail- 
able for appropriation, after deduction of balance to debit 
of profit and loss at October Ist, 1915, £4,370, of £48,318. It 
is recommended to place 422.500 to taxation reserve, and 
pay dividends on preferred ordinary of 5 per cent. per annum 
(less tax) in respect of the year ended March, 1919, and at the 
rate of 10 per cent. per annum, less tax, in respect of nine 
months ended December 3lst, 1919, carrying forward £6,688. 
Admiralty contracts as well as munitions levy and excess 
profits duty to cover several years, were settled after a 


- considerable time had elapsed, and the directors consider it 


more suitable to present the accounts as a whole for several 
years instead of for each year separately. It is proposed to 
close accounts in future on December 315. 


Brisbane Electric Tramways Investment Co., Ltd.—The 
Queensland Government having failed to exercise its right 
to purchase the Brisbane tramways on September 20th, 1920, 
the Brisbane Electric Tramways Investment Co. suggests 
that holders of its 44 per cent. first debenture stock should 
consent to postponement of payment for three years while 
the question 1s being settled with the Queensland Govern- 
ment as to the purchase of the undertaking. It is proposed 
that the interest shall be raised from 44 per cent. to 8 per 
cent. for the period, and that 2 per cent. extra shall be paid 
if the debentures are redeemed within three years. A meeting 
is called for December Sth to consider the matter. 


Stock Exchange Notices.—The Committee has specially 
allowed dealings in the following under Temporary Regula- 
tion 4 (3) :— | i 

Aldershot Gas, Water & District Lighting Co.— £50,000 
7 per cent. mortgage bonds, redeemable January Ist, 1981, 
£10 paid. (Registered.) After issue of allotment letters. 

те Committee has ordered the following to be officially 
quoted :— 

Pernambuco Tramways & Power Co., Ltd.—51,496 ordinary 
shares of £l each, fully paid (Nos. 950,001 to 1,000,000, 
1,170,969 to 1,172,368, and 1,219,003 to 1,919,028). 


A Dutch Company.—The Algemene Nederlandsche Elec- 
triciteits Maatschappij (late Groeneveld, Ruempol & Co.), of 
Amsterdam, which has a paid share capital of 1,500,000 fl.. is 
making a loan issue for 600,000 fl. at 7 per cent. The com- 
pany was formed in 1917, and a new factory will shortly be 
oun into operation to meet the growing demand for manu- 
actures. 


Westinghouse Electric Manufacturing Co.—Stockholders 
of the Westinghouse Electric Manufacturing Co. have voted 
an increase in the capital stock of the company from the pre- 
sent 75.000, 000 dollars to 125,000,000 dollars. The directors 
have also been authorised to increase the indebtedness of the 
company by 30,000,000 dollars.—Reuter’s Trade Service (Pitts- 
burg, U.S.A.). 


Allgemeine Elektrizitaets Gesellschaft.—.\t the general 
meeting of shareholders called for December 16th the direc- 
tors of the company will propose a dividend of 14 per cent.. 
compared with 10 per cent. last vear. The net profits amount 
to 45,707,352 marks, as against 27.031.447. It is proposed to 
allocate 12 million marks to institutions for the benefit of 
the staff and workpeople.—Reuter’s Trade Service (Berlin). 


Rees Roturbo Manufacturing Co., Ltd.—Dividend of 5 
per cent., less tax, on preference shares for 1912, 1913, and 
1914. 

Power Gas Corporation, Ltd.—Dividend at the rate of 
8 per cent., less tax, for the year ended September. 
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New Issues.—Hadfelds, Ltd., are inviting applications 
for an issue of £1,000,000 74 per cent. 10-year first mortgage 
debenture stock at 93, repayable at 102 on February 1st, 1931. 
The proceeds of the present issue will be used in defraying the 
cost of adapting the -works to post-war conditions, including 
the completion of foundries, forges, and large and small rolling 
mills; in additional working capital, and m extending the 
operations of the company. 

Cape Copper Co., Ltd.—Issue of 1,200 registered convertible 
8 per cent. debentures of £100 each at par; the debentures will 
be repayable at par on November Ist, 1930, or at the com- 

pany's option in whole or in part at £110 per cent., together 
with any accrued interest, by one calendar month's notice 
at any time after November lat, 1923. 


Electric Censtruction Co., Ltd. ividends at the 
rate of 7 per cent. per annum on the preference shares, and 
at the rate of 6 per cent. per annum on the ordinary shares, 
both less tax. 


Calcutta Electric Supply Corporation, Ltd.—Units sold to 
consumers during four weeks ended August 27th, 1990, were 
3,381,784, the corresponding four weeks of last year 2,779,110. 


Yates & Thom, Ltd.—Dividend of 10 per cent., less tax, 
on the ordinary shares, .£10,000 to reserve, carrying for- 
ward £10,680. 


Petters, Ltd.—Interim dividend of 5 per cent. per annum, 
free of tax, on ordinary for half-year. 


STOCKS AND SHARES, 


| | TUESDAY EVENING. 
THE fog which, early this week, made itself so unpleasantly 
insistent around the City and some of the suburbs, found fit 
reflection in Stock Exchange markets. Indeed, financial con- 
ditions of all kinds may. be described as obscure and depress- 
ing. Commercial companies will not draw much consolation 
(although they may change their previous standpoint) from 
Mr. Mcekenna's explanation that banking facilities are re- 
stricted owing to the demands of the Government for money. 
Mr. McKenna inferred that the banks would be willing to 
lend to commercial customers were it not for the fact that the 
Government wants the bulk of the loanable capital. Customers 
inay perhaps discover herein a new source of grievance against 
the Government's mania for wasting money. Nor does the 
course of the rates suggest that local authorities have yet 
uWukened to the desirability of giving an innings to economy. 

‘The. Brisbane Electric Tramways Investment affair, to which 
reference was made here last week, is arousing keen discus- 
sion and no small amount of attention. The directors say 
that in the present circumstances they cannot raise the money 
necessary to pay off the £450,000 44 per cent. debenture stock 
which falls due for redemption on January Ist next. Some 
of the stockholders talk about pushing the matter to extremes 
and insisting upon having their money five weeks hence. 
Others argue that it 1s no use attempting to extract blood from 
a stone, and that acceptance of the Board's proposal to raise 
the interest to 8 per cent. and postpone redemption for 
another three years is the more practical policy. The meet- 
ing of stockholders will take place, as mentioned previously, 
on December 8th next. , Meanwhile, the price of the ordinary 
shares is quoted at about 4, while the 5 per cent. cumulative 
preference are 34, changing hands at this price a few days 
ago. The debenture stock, which was up to 974 a week ago, 
has gone back to 94. 

British Columbia Electric stocks continue to attract a little 
interest, aud the deferred is a good market at 584. Rio 
Trams are 88, after being 92, and San Paulo Firsts: 88. 
Kaministiquia fell 3 to 106}. There is not much change this 
week in other dollar stocks, although the numerous commer- 
cial failures which are occurring in the United States have the 
effect of diminishing the value of the dollar as compared with 
that of the £ sterling. This would help our commerce in the 
ordinary course of events, but as things are at present, it is 
of no great value. Mexican issues are lower, part of the sub- 
stantial rise of lust week having been lost. For instance, the 
5 per cent. bonds of the Mexico Tramways have receded 21 to 
434, and the Sixes are 14 down at 33}. Rumours are rife from 
time to time as to revolutionary movements having broken 
out again in Mexico, and, although nobody pays much heed 
to them, they do have their effect in markets so dull as those 
of the present moment. Mexican Light and Power Firsts at 
571 are 4 down, but Pachuca bonds, Monterey Fives, and 
others of this kind are unchanged. Brazil Tractions at 42 are 
З lower, and other Brazilians are inclined to give way. Para 
Elec tric 6 per cent. preference at 12s. are sixpence down. 

Home Railway stoc ks inake no better showing than foreign 
rails. The exception is furnished by Central [ ondon preferred 
ordinary, which has risen to 46 on a small demand in a market 
in which there is no stock offering. This is a condition which 
would probably apply to many things, not only amongst Home 
Railways, but also in other departments of the Stock Ex- 
change, and were there to be any demand, the scarcity would 
stand revealed, causing prices to mount sharply. With no- 
body wishing to buy, however, the disposition is to let prices 


sag where they move at all. Underground Incomes have 
dropped 3 points to 654, and the Is. shares to 6s. 3d., while 
the £10 shares weakened j to 42s. 6d. Districts fell to 17}. 
The only change amongst electric lighting shares is a fall of 
} in Westminsters, reducing the price to 5 again, and thus 
raising the return on the money to the round 10 per cent., a 
vield which is afforded also by Bromptons at 6 and London 
Electric preference at 3. Charing Cross ordinary pay 102 per 
cent. on the money, County ordinary about the same, and 
Metropolitans nearly 104 per cent., taking the last declared 
dividends as the basis of calculation. Amongst manufactur- 
ing shares, Edisons are flat at 15s. English Electrics are dull 
at 16s. 6d., the preference being 15s. and the debenture stock 
S34. British Aluminiums a£ 18а. are а florin lower, and India- 
Rubber shares at 1 3/16 show 1/16 decline. Siemens, on the 
other hand, have recovered a little after their drop of last 
week on the new issue. Babcock & Wilcox remain at 23, and 


.the engineering group as а whole is coloured by the same 


tendency as that shown elsewhere. Rubber shares keep flat. 
owing to the outlook in the trade itself and the price of 
rubber. The new issue of Explosives Trades Notes maintain 
j premium with noticeable steadiness. The price of the issue 
was 964, and scrip is changing hands fairly readily about 97, 
buyers having to pay rather more. William Beardmore 8 per 
cent. seven-year Notes, offered at 973, have dropped to 5} dis- 
count on the underwriters getting 58 per cent. of the stock. 

Not even fhe Cable group can withstand the prevailing 
state of depression. Globes and Eastern Extensions are both 
lower. Anglo- American deferred dwindled to 161. Mar- 
conis again shed 1/16, and Canadians at 8s. 6d. are a trifle 
easier. Business in this section is quiet, as it is elsewhere. 
And as, perhaps, it may remain in the Stock Exchange for 
the remainder of this year. | 


SHARE LIST OF ELECTRICAL COMPANIES. 


Homes ELECTRICITY COMPANIES. 

Dividend Price 

— — Nov. 28, Yield 
1918. 1919. 1990. Rise or fall. 


p· o. 
Brompton Ordinary өө ee 8 1% 6 — £10 0 0 
Charing 2 Ue To 4 | a 5 — 18 is : 
о O. е oe — 
Chelsea ° ээ ^ өө ee ee B 4 — 6 8 0 
City of London ee B 128 í — 8 17 18 
do. do. 6per cent. Pref. . 6 6 19 = 6 17 3 
County of London .. 1 8 70 — 318 18 4 
do, do.6 per cent. Pref, 6 в =» 118 
Kensington Ordinary „„ „% € 1 — 90€ 
London Electric  .. ип 59 — 819 6 
do. do. C peroni Pref... . 6 6 8 — мов 
Motropoliten. к, à 4 nA — и - e 
do. r cen el. ee — 
St. Jamas’ TA Mall eo 29 218 — 948 
Bouth London T 5 6 — 913 0 
South Metropolitan Prei. 7 1 16/8 — 819 8 
Westminster Ordinary oe ee 8 10 5 — à 10 0 0 
TELEGRAPHS AND TELEPHONES. 
Anglo Am. Tel, Pref ee oo 6 6 ' 77 xd сык 1 14 10 
do. eo ee BA id 1 — { 9 1 10 
Chile hone ry) e» oe 8 6 — e$ 9 1 
Cuba Bub. rd. ee ee ee 1 1 — *18 0 0 
Eastern ee ГІ) ee 8 10 15 — è eg 18 0 
Eastern Tel, Ота, ө ee so 8 10 1 -— 16 ц 4 
Globe Tel, and Т. e өе ee 6 10 i — è *6 13 4 
do. do. Pret. ее ee 6 6 — 8 17 3 
Great Northern Tol. ee өө 23 23 = 10 14 8 
) ndo- йотарга. T оо че 18 10 80 — 6668 
Marconi «„ „ S 9 21; — 1 818 8 
Oriental Тө] hone Ота. eo ae 18 18 * *4 18 4 
United R, Pla Те), "n ee 8 8 — 6 10 8 
West India and Panama .. oe М КИ — Nil 
Western Telegraph.. ee ее 8 10 + *6 13 4 
` Homes BAILS. 
Central London Ord. Assented TO 4 4 — 9 4 0 
Metropolitan an „о ee ee 1 =>» 630 
-———— EL A D 
Undergroun ectrio T — 
do. do, ЧА" ee NO Nil 68 = 9d. ип 
о, do, Income .. 6 4 - 65% ~ B — 
Forgicn Trams, фо. 
Anelo-are, Trame First Pref, ee Nil — 9 8 4 
do. do. апа Pref. ee Nil xi Ph - & ип 
до. do. 5 Deb. ee 6 6 594 pu 8 8 0 
Brazil Tractions  .. Bü Ni 43 -8 Nil 
British Columbia lee. Riy. Ріс. Pioe. 6 B 59 == 896 
до, do. м 6 58 — 5 19 8 
do, do, Deferred N 8 69 — 6 17 8 
do. do. Deb. oe ü 2 57 сти 
Mexico Trams5 per cent, Bonds.. М 49 =i an 
do. 6 т cent. Bonds.. Nu B34 = ни i 
Mexican Light Oommon .. „ Ni 16 — Bu 
do. Pret. ee ee ип il 98 -— ип 
do. ist Bonds .. ee ип HE | – ип 


MANUFACTURING COMPANIES, 


Baboock & Wilcox АС ee e 16 15 — 6 6 4 
British Aluminium Ord. .. е, 10 10 18/ = 2/ 1110 3 
British Insulated Ота, .. „ 1% 15 1 — 9 4 8 
Oallenders e ee ee ee ee r^ 16 ra == y is " 
[T] е ee oe ee = 
Oestner-Keliner ee ee ee 20 19 8 — 5 18 4 
Orompton Ord. oe ee ee 10 10 17/6 T 11 8 6 
Eidison-Swan, ve ee ee 10 10 15 z -— ts 18 6 8 
do. do. Bpercent, Deb, .. 6 6 74 — ala 8 
Bleotric Construction ec . 10 10 — 118 6 
Gen. leo. Pref, eo 0 0 ee 6% 68 — 7 0 5 
do. Ord. ee ee ee 19 10 1 — 37 13 8 
Henley oe ee ee ee o Ж 15 "n Es 948 
do. «4 0 фе ee eo 4 4 к 7 1 0 
India- Rubber.. PT eo РҮ 10 10 1 a yt 8 8 0 
Met.-Vickers Pret, эз ра „ = 8 9 T: 8 0 0 
Siemens Ord... e c „ 10 10 1 -A °з 40 
Telegraph Ооп, о е „ 70 90 TN —) *6 101 
* Dividends paid free of Income Tax te ш 
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rue INSTITUTION. of ELECTRICAL ENGINEERS. — 


. Inaugural Address. of MR. LLEWELYN B. ATKINSON, president. (Abstract... 
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WE have had, particularly of later years, presidential addresses 
of such importance and merit that in a way they become the 
keynote or motif of the whole presidential work, and if we look 
back to the earlier presidential addresses, we see how this 
function has grown in importance. M 
But the real work ot the President does not lie in his 
Address. For the year of his office he is, as it were, the chair- 
man and managing director of, and the co-ordinating element 
in, this great Institution; and the increasing weight of his 
duties demands consideration. E 
In our institution the meetings have increased in number 
with the formation of various sections, some of which at least, 
in addition to Ше ordinary meetings, the President attends; 
there are 13 Centres and Sub-Centres which it is his duty if 
possible to visit during his year of office; there are Committees 
and Joint Committees on the greatest variety of subjects of 
importance to the profession and industry, and those who have 
of recent years had the honour of being President, have 
found that it is becoming for the year of ойїсе nearly a whole- 
time job. Unless these tendencies сап be modified, it will 
result that few members of the Institution will feel able to 
undertake properly the ofice of President, because they will 
be unable or unwilling to devote the time and administrative 
effort necessary to the office. | | 
The year 1921 will see the Institution of Electrical Engineers 
attain its "' jubilee '; the Society of Telegraph Engineers was 
formed on May 17th, 1871, when 66 names were submitted and 
duly elected as members; of those 66 1 believe that only two 
are now living, viz., General E. D. Malcolm. of Poltalloch, 
R.E., and Sir Herbert Jekyll, K.C.M.G. ‘The first general 
meeting of the Society was held on February 25th, 1872, when 
the first President, Dr. William Siemens, delivered an address 
dealing principally with the objects of the Society, viz., the 
reading of papers and their discussion by meinbers, and. gener- 
ally an exchange of knowledge and opinions on electrical sub- 
jects. The Society, which in the year 1888 became the In- 
stitution of Electrical Engineers, retained that point of view 
for the first 35 years of its existence; by a process of evolu- 
ton or growth, the Institution has, however, reached a posi- 
tion where it no longer stands only for a science, but stands 
for, and claims to represent, a science and an industry based 
upon that science.. The Institution of Electrical Engineers is 
the first of the great Institutions to be forced by the circum- 
stances of its industry into such a position. The Institution 
of Civil. Engineers is definitely а body to protect the interests 
of engineers as engineers, recognising and certifying to their 
engineering training and knowledge. The Institution of 
Mechanical Engineers may be said to stand for the same view, 
but the Institution of Electrical Engineers, whilst. certifying 
by its membership to a standard of engineering skill, goes 
further, and endeavours by its activities to promote the in- 
terests of all its members, in directions which do not neces- 
sarily depend on their particular status or skill. This function 
of its activities has, to a considerable extent, been brought 
about by the fact thiat electrical engineering is largely con- 
cerned with public services, and hence the intrusion into its 
alfairs of Governmental and municipal regulations in a degree 
quite unapproached in civil or mechanical engineering. 

The increasing and broadening sympathy existing between 
the Institution of Electrical Engineers and all classes in the 
industry may be traced to the time when definitely or im- 
Plicity the great difference between it and the older Institu- 
tons Was recognised and the work of the Institution adapted 
to the needs of the industry. 

The great extension of the activities of the Institution 
through its 19 Territorial Centres and Sub-Centres, whilst it 
has raised. the Institution to the position of the most active 
engineering force in the country, has created its own special 
problems, and notably that of finance. In the past the leading 
engineering Institutions, including the Institution of Electrical 
Engineers, have maintained in London a home and have held 
regular meetings, generally at fortnightly intervals, and pub- 
lished the ^' Proceedings " thereof, and at that point they 
have been content. [n our own case last session the number 
of meetings of all Centres and Sections at which papers were 
read or discussions took place was 105. 

These meetings, however, involve considerable expense. The 
expenses of meetings are twofold; for meetings in. our own 
building, only extra lighting, cleaning, and some refreshments 
are added, but for provincial meetings there is, in addition, 
rent of meeting places. Above all, however, there is involved 
the extra printing. 

The cost of printing and posting the Journal in 1914 was 
£240) per annum, and this has risen until in 1920 it has 
reached £6,000 per annum. There is little doubt in mv mind 
that some form of drastic editorship of the discussions and 

Proceedings will have to be put in force if the present 
number of papers is to be published. The single fact that 
members of the Institution have to grasp is this: that this 

nstitution is giving more to its membership than any British 

ngneering Institution has ever attempted; and comparisons 
of the cost of the working of our own Institution and the 


Decessary subscription thereto with those of other Institutions 
have no comunon basis. . hd p n 

It was in 1973, the second year of the life of the Society of 
Telegraph Engineers, that the first edition of Clerk Maxwell's 
“ Treatise on Electricity, appeared. That treatise was the 
starting point of modern electrical theory. —. | f 

To-day the work thus started with Maxwell has been largely 
completed. Our knowledge of the fundamental basis of elec- 
tricity, viz., the electron, has reached a high degree of cer- 
tainty and precision of measurement, leaving us with the 
unsolved problem which electrical science 18 doubtless called 
upon to solve, viz., the nature of the atom. | 
. Tied up with this problem will Не the complete solution of 
the problem of temporary and permanent magnetism. We 
had last session а very uble and suggestive contribution by 
Mr. Evershed to the latter discussion, and I think the sug- 
gestions put forward by him were a great stride forward. 
The discovery of radium and radioactivity in 1898, and the 
proofs that chemical atoms are not, as till then supposed, 
eternal, but are subject to change, radioactive atoms them. 
selves breaking up into other chemical atoms and electrons, 
was no less than an absolute revolution in thought. 

We have come to realise that we cannot regard the electron 
as something by itself, having a fixed inertia mass. The 
electron cannot move without setting up movements in the 
ether involving the storage of energy therein, and the amount 
of those movements depends on the acceleration and also on 
the velocity: of the electron. "The inertia mass of the electron 
therefore is in part or wholly an expression of a rate of storing 
energv.in the ether. Experimental investigation seems, to 
show that the whole mass, or apparent inertia mass, of an 
electron may be thus accounted for, and it 1s clear that at 
least some part, if not the whole, of the inertia mass of all 
matter arises from the energy effect of the ether disturbances 
which take place when matter is accelerated, and these dis- 
turbances being transmitted with a finite velocity the inertia 
mass of all matter in whole or. part depends on the velocity 
with which it 18 moving. | | 

It is quite clear, therefore, that we as engineers have to 
accept. considerable changes in the views on which the 
scientific training of most of us has been based. 

Of the strictly technical problems of,the future, the first is 
the more complete realisation of the value of our fuel. The 
change of the last seven years in the value of fuel, not only 
measured in terms of currency, but also in terms of 
human effort, has turned upside-down all previous considera- 
tions, and the immediate problem of electrical generation 
to-day appears to lie in the direction of more complete utilisa- 
tion of fuel by selective distillation with recovery of useful 
products, and in the use of gas and coke in the boiler furnaces, 
or by complete conversion of the coke into gas for use in gas 
engines. | | 

The gas turbine has made some progress, generally on, the 
lines of multiple explosions discharging gases into a turbine 
wheel, but, speaking without detailed knowledge of the latest 
developments in this direction, I believe that the future gas 
turbine will work on u cycle of combustion at constant pres- 
sure with adiabatic expansion through nozzles giving the pas 
the necessary velocity for a turbine wheel, the constant, pres- 
sure for combustion being obtained by pumping the air and 
gas into the turbine through regenerators heated by the waste 
heat. I am aware that this class of cycle has had considera- 
tion and been rejected largely on account of the losses incurred 
in the compression part of the cycle, but the inherent advan- 
tages of such a cycle for large units are so great that I cannot 
help thinking that sooner or later the difficulties of the com- 
pression part of the cycle will be overcome. | | 

The heat engine and dynamo as the elements for transform- 
ing the energy of fuel into electric currents have reached a 
stage of efficiency where there is little further to be hoped 
along the present lines, and in the direction of output for a 
given weight of material we have reached the point where, 
notwithstanding the small loss which is transformed into heat, 
the output is really limited onlv by the necessity of surfaces 
to dispose of this heat. Last session we had a very suggestive 
paper by Mr. Shepherd which, with the discussion pivoting on 
it, indicated that the next step will be the complete water 
cooling of the machinery, again enhancing the possible output. 

There still remains the possibility of some completely new 
process, which will eliminate the heat engine and dynamo 
and substitute some other method of producing the electron, 
strenm that we call the electric current, by a process which 
does not involve the efficiency limits imposed by the second 
law of thermodynamics, as, for example, the possibility of 
electrically unlocking the stores of energy in the atom. | 
In this connection I cannot overlook the possibilities sug- 
gested by what is called the photo-electric effect. When light. 
of certain wave-lengths falls on a metal the metal becomes: 
positively charged, electrons being liberated. As far as we 
know, the energy which the liberated electrons possess is 
greater than that supplied by the light wave, if the energy 
of the wave is uniformly distributed. The- quantum ” theory: 
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assumes that the energy of the wave is concentrated in finite 
portions, which are suthclent to account för the result, but 


this seems to me a very forced conclusion, and one much less 


likely to be true than an explanation which is based on the 


idea that there are great stores of energy in the atoms, and , 


that by the application of a small resonant effort we can release 
this energy at the expense of the internal energy of the atom. 
Photo-electric cells capable of generating small currents have 
been produced, but the whole subject is as yet waiting further 
research. 

The discussions and uncertainties surrounding the future 
programme of electrical generation and distribution have had 
und are having a very serious and detrimental psychological 
effect on the engineering and directional staffs of the supply 
industry. s 

The position of these staffs, especially in the smaller. muni- 
cipal undertakings, has never been very happy. Men of con- 
siderable engineering ability, but perhaps not so well equipped 
as in the case of larger undertakings with commercial or 
diplomatic talents, have had to contend with an environment 
in which local and labour politics formed a dominating feature. 
While in many cases the difficulty was minimised by the help 
of à sympathetic committee, or chairman of committee, .the 
result has been in a great many cases to produce a final con- 
dition of semi-apathy. 

This has been greatly aggravated in the last year or two, 
when, in the belief that all the smaller stations were to be 
swallowed up, even the higher staffs of company-owned under- 
takings as well as the committees of municipal concerns have 
lost their interest, which in the lutter case was often a personal 
or loca] enthusiasm, and have simply carried on with & mini- 
mum of exertion. Whilst it must be admitted that the 
appointment of the Electricity Commission and all it involves 
has been loyally accepted, largely due to the confidence which 
the personality of the Commissioners inspired, yet even this 
has led to an attitude of mind whereby the Commissioners 
have come to be regarded as the Deus er machina who shall 
solve all problems and resolve all troubles. 

Engineers of smal) undertakings are generally the commer- 
cial managers as well, but their work and pride are on the 
engineering side, the generating station and distribution sys- 
tem. The realisation that sooner or later the generation will 
cease.and the distribution only remain, and that salesmanship 
rather than engineering skill will be the feature looked for, 1s 
natural not very agreeable to these men. "This class of men 
is in fact going through what the craftsman goes through 
when machinery replaces his skill, and they feel very much as 
he does when he is assured that eventually machinery causes 
more employment, not less. We must face the fact that one 
reason why the larger generating stations will be more econo- 
mical than the smaller ones, is the decrease in the total amount 
of skilled superintendence that will be necessary, and that this 
class of occupation will diminish. The compensation must be 
found in the increasing use of electric current, and the engi- 
neer’s function must be diverted to all that this involves in 
finding new openings, designing equipment for new opera- 
tions, and in stimulating consumption and the distribution 
therefor. 

The results of the trials and experiments on a great many 
types of cables have led to the result that to-day it may be 
said that the vulcanised rubber-insulated cable holds the field 
for internal work, that for underground mains of low and 
medium pressures vulcanised bitumen cable or paper-insulated 
lead-covered cables are standard practice, whilst for high pres- 
sures paper-insulated lead-covered cables are used exclusively. 
The early paper lead-covered cables did not sim higher 
than 11,000 volts, and to-day the British Engineering Stan- 
dard tables do not go further, but cables of 20,000 and 30,000 
volts are extensively used, cables of 50,000 or 60,000 volts can 
be obtained from responsible manufacturers, and were there a 
real necessity cables of 100,000 volts would be forthcoming 
commercially, either of ordinary types perhaps with graded 
dielectric, or with pressure-distributing metallic layers form- 
ing part of the dielectric enclosure. 

Constant research work and experiments have been devoted 
not only to the. materials employed, but to the method of 
manufacture, and above all to the improvement of methods of 
installation of jointing and protection, a large part of the 
trouble with cables being with these accessories. 

The pioneer work of Price on the North-East Coast of ring- 
main high-pressure feeders with discriminating protective de- 
vices, with various detail modification, gives, with a minimum 
of mains, an almost absolute immunity from breakdown for 
the individual consumer. This system is now attracting con- 
siderable attention abroad, where so far no such security of 
supply has been realised. In most cases special forms of cable 
are being used, but efforts are being made to adapt the prin- 
ciple to ordinary cable systems. 

The future progress seems to lie in the direction of the im- 
provement of the material in two directions. The researches 
of Evershed on characteristics of insulation and of Adden- 
broke on dielectrics, which have been published through our 
Institution, have shown that the limits of dielectric strength 
and the losses of power in dielectrics under alternating pres- 
sure are due to the presence of moisture. The organic cellular 
structure of paper leads to its being very hygroscopic, and the 
greatest difficulty is found in drying out all the moisture and 
maintaining the dielectric moisture free at all stages of manu- 
facture. There are organic threads which are practically non- 


hygroscopic, but they cannot be made into papers or woven 
for the very reason that their surfaces are so smooth, and so 
it would appear as if either papers must be chemically altered 
or that a new method of applying felted fibrous materials and 
then securing in place must be devised to use such fibres. 

In addition to such lines of research in any case the con- 
stant improvement of quality of paper in the sense of elimina- 
tion of weak spots is taking place. The dielectric strength of 
paper as used for cables is, say, 500 volts per mil, but the di- 
electric is only operated in cables ut, say, 50 volts per mil, a 
wide margin being necessary to cover the inequalities of the 
material and the irregular and unexpected rises of pressure to 
which they are subjected. Тһе great fall in the price of 
rubber, from 118. 6d. per lb. in 1911 to 1s. 6d. per lb. in 1920, 
if permanent, may have a bearing on future types of extra- 
high-pressure cables. | 

In 1914 the Postmaster-General appointed a committee to 
consider the question of high-speed telegraphy. The detinite 
conclusion reached was that for this country the multiplex 
system was superior to the automatic, and that a special 
apparatus named in the report included all the features con- 
sidered desirable, viz., в free keyboard perforator, five-unit 
code, and printing direct in page form. Such an apparatus 
working duplex with quadruple sending and receiving sets at 
each end would dispatch from 40 to 50 telegrams per hour per 
operator, that is 160 to 200 messages each way per hour. One 
such apparatus dealt with two-thirds of the whole Manchester- 
London traffic, and very few circuits could keep one apparatus 
occupied. Hence we may certainly say that, even for crowded 
traffic, invention is really ahead of requirements. The use of 
apparatus like high-speed telegraphic apparatus is under Post 
Office conditions complicated by staff questions, and the prac- 
tice in the Civil Service of selecting the higher grades by 
seniority and not by technical or temperamental merit, thus 
making it difficult to ensure that the overlooking of a staff is 
done by one specially skilled in working and adjusting a num- 
ber of circuits. 

Probably the most needed apparatus to-day is a cheap and 
simple transmitter worked from a typewriter keyboard, and a 
cheap and simple printing receiver to replace the hand- 
operated sounder instruments of smaller offices, for the reason 
that there is ап ample supply of people able to use type- 
writers, and the printing receiver obviates clerks skilled in 
reading Morse code. For the smaller offices, the telephone has 
replaced the single needle instrument which was used. 

The latest form of repeater is the thermionic valve tube, so 
arranged that a small incoming disturbance causes an ampli- 
fied local current to work an ordinary electromagnetic relay. 
The effect of this with similar valve relays on the receiving 
instrument is to enable much smaller currents to be used, so 
that it is contemplated to use conductors of hard-drawn copper 
weighing only 90 lb. per mile for all telegraphic circuits, in- 
stead of conductors weighing as at present, say, 200 lb. per 
mile, with such repeaters, say, 100 miles apart. 

In 1871 the mirror galvanometer and siphon recorder were 
the reading instruments used, and with them a speed on the 
Atlantic cable of 15 words or, say, 75 letters per minute was 
obtained. Heavier conductors, improved methods of work- 
ing, the use of inductance shunts, and the use of very sensitive 
relays such as the Heurtly and the Brown, have brought the 
speed up to 300 letters per minute under duplex conditions of 
working, and permit of Morse printing instruments being 
used, whilst the ubiquitous thermionic amplifying valve 18 
producing a further increase due to the possibility of operat- 
ing it with a smaller current than any other relay, and so 
enabling а smaller fraction of the incoming and increasing 
current at the receiving end to be utilised; in other words, 
each signal can be shorter. 

We often see comparisons made, to our own detriment, as 
to the number of telephones per head of the population in 
this and other countries, but probably if we had a comparison 
of the messages per telephone, or even the total number of 
messages per head of the population, a different story would 
be told. It is clear that, in a sparsely populated district, com- 
munication by telephone attains an importance which it does 
not reach where all necessities and markets are near the door. 
But, at least in densely populated areas, an economic factor 
arises. which differentiates the telephone from nearly every 
other business. 

In most businesses the cost of an individual service becomes 
less as the number of services increases. In the case of a 
telephone exchange the operating cost of each connection in- 
creases аз the total number of connections increases, for the 
simple reason that each individual can make and does make 
more calls. Tt is for this reason that comparisons of the 
annual cost of a telephone are quite fallacious unless the num- 
ber of calls is referred to, and why any system of flat-rate 
charging is inequitable. | 

The. problem for telephonists therefore becomes the tech- 
nical one of keeping all main and junction lines working fully. 
this being а question of the proper distribution of centres and 
sub-centres, together with the proper system of charging so 
that every user pays for what his service costs. In this con- 
nection the system whereby the Post Office records the charges 
and renders an account at intervals, which there is no means 
of checking or disputing, is most unsatisfactory, and sooner or 
later some method of rapidly agreeing a call as registerable, 
so that it can be questioned there апа then, must be put in 
force. The automatic system lends itself to a development 
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of such a method of record, one on which practically no dis- 
pute could arise, except as to inaccurate mechanism. 

The future of wireless signalling is hardly to be estimated. 
'The immediate future will probably see all other methods of 
generating oscillations give way to the thermionic tube 
method. In detail rather than principle does this differ from 
the arc method where the discharge of electrons from the hot 
carbon fulfils the same purpose as the discharge of electrons 
from the hot wire of the tube, but the advantage in steadi- 
ness of temperature and resistance lies with the tube, enabling 
the wave-length to be held more constant. 
strations with tubes up to 20 kw. have been given. . 


(To be concluded.) 
dea xs > 


NORTH-WESTERN CENTRE. 


AT Manchester, the chairman of the above Centre, Mr. Julius 
Frith, M. I. E. E., delivered un address at the first meeting of 
the 1920-21 session, of which an abstract follows :— 

The inquiry: What are the methods in use for supplying 
power to industries, and what are the available sources of 
energy we can tap for the end in view? would, perhaps. 
put us a bit out and make us think. After a little of this 
unwonted exercise, we might summarise the situation. us 
follows :— | 

The radiation which the earth receives from the sun, al- 
though not itself heat, is absorbed and converted to heat on 
striking against а more or less opaque body. Sufficient of this 
energy can be concentrated on, suy, a boiler, and so made to 
work & steam engine and produce power. This device is feeble 
and not suitable for use in our centres of industry. 

On the second application of the sun's activity, i.e., using 
the sun as a circulating pump to lift water from the sea to 
the mountain tops, Nature and civil engineering helping, 
we can extract and put to useful work some 90 per cent. of 
the potential energy of the water, that is in places which are 
blessed with a climate; in the British Isles, where there is 
only weather, water power is not so reliable. 

As to the moon being a source of energy, the problem is 
not so simple as it looks, and the energy which is really tapped 
in harnessing the tides is due to the difference between the 
time of revolution of the earth and that of the moon round 
the earth ; making use of the tides would tend towards keep- 
ing the moon always opposite one fixed point of the earth's 
surface. | | 

Winds are at best uncertain, though they have been ex- 
tensively used for grinding corn, pumping water, and driving 
small electric generators. 

The electro-chemical effect is the most promising of those 
investigated so far: the conductor which suffers disintegration 
only does so in proportion to the electricity set in motion, 
there are no moving parts, and {һе efficiency is very high. 
The destroyed conductor has in the past been made of some 
very costly material, and there is no ready market for the 
chemical combination produced; but these are minor points 
which can no doubt be remedied when we have time to give 
to them. 

Molecular activity is at the moment a little new and puz- 
zling, but it is very promising. In energy given out per pound 
of inaterial, it exceeds anything else by several millions per 
cent. It is, certainly, a little difficult to stop and start, and 
seems а trifle like using up the bricks of which the universe 
is built, but we shall no doubt be able to report further to 
a future meeting. 

For the moment we make heat by combustion, and are 
still at а loss for & means of converting this to mechanical 
energy. We need some connecting link between the fire 
and the generator shaft. Now we find ourselves in the painful 
position of making a practice of rejecting the connecting 
medium when it 18 only about one-fifth expanded, and the 
best that the engine can possibly do is to use, say, 19 per 
cent. of the total energy for the production of mechanical 
energy. These large amounts of energy received from the 
fire and vejected by the engine are usually not only wasted, 
but become a source of annoyance to our neighbours. We 
are accustomed to refer with pride to ''the age of steam,” 
but steam, like Jacob, has usurped the place of the first-born 
not by historic right, nor by any particular aptitude for 
the róle, but mainly through the influence of its godfathers 
Watt and Stephenson. Several other fluids have been pro- 
posed, but engineers have turned up their noses at all such 
and, truth to tell, their noses would be the chief sufferers! 

There are, however, some other promising avenues of 
attack on the problem. Опе is to make the condenser itself 
a source of heat for a second thermal-cycle engine, and this 
idea has not received the attention it deserves from practical 
engineers, though it has been carried some little way on the 
theoretical and experimental side and has shown some pro- 
mise. Another line to follow would be not to condense the 
exhaust at all, but to pump it straight back into the boiler 
or heater, there to receive another supplv of energy; but 
this is, apparently, contrary to the laws of thermo-dynamics 
as we af present understand them. If we could only find 
some wav of putting the exhaust steam back into the boiler 
as it is released from the engine, instead of making it refurn 
to water to be again re-evaporated һу our precious fuel just 
the other side of the boiler plates, the possible efficiency of a 
steam engine might be almost indefinitely increased. 


Already demon- . 


Combustion of moet fuels with the oxygen of the air will 
produce temperatures in the region of 2,000 deg. F., thus 
giving us a possible efficiency of (2,000— 100) + (460-- 2,000), or 
77 per cent. Our present practice is to employ our 2,000 deg. 
F. in raising steam and superheating it to, say, 600 deg. F., 
giving a possible efficiency of (600— 100) (460 ＋600), or 47 per 
cent. This shows up our wrong-headed way of stating boiler 
efficiency by expressing it as heat delivered over heat received, 
ignoring the temperature and, therefore, the availability of 
the heat. One might almost as well calculate the efficiency 
of a water turbine as water emitted over water supplied. . 

. The gas turbine offers a possibility of using the high initial 
temperatures, but it would probably exhaust at a temperature 
comparable with that of an ordinary boiler fire. Further use 
of the hot exhaust gases could then be made for raising steam. 

In a recent Government report it was estunated that on 
the average ö lb. of coal is burnt for each horse-power-hour 
produced in industrial power plant. 

Hecetved :— Therms. Per cent. 


5 lb. of coal at, say, 13,000 therms per lb. 65,000 100 
Paid out :— 
Proportion used for banking boilers at 


nights and week-ends 6,000 9.3 
Lost in ashes  .. 8 P ‘ae .. 1,000 1.5 
Sent up the stack as hot gases— 100 lb. at 

500 deg. F. excess temperature .. 12,000 18.5 

as steam in the flue gases ... Ks 2,000 3.0 
` as carbon imperfectly burnt to CO. . 1,000 1.5 
Radiation from boiler, engine and steam 

pipes N a е "m us .. 4,000 6 
Mechanical friction of engine ... en e 250 0.4 
Sent to cooling towers in circulating water 

(7 lb. of steam per lb. of coal, 1.000 

therms per lb. of steam) ... ide . 85,000 54 
Used in auxiliaries "р c 1,200 1.8 
As one brake RB.P.-hour ... 9,590 4 

65,000 100 


Four per cent.! The efforts of the reformer may well quail 
before the stupendous loss carried away by the condensing 
water and made hideous in the cooling towers, and by other 
losses which can be reduced. Embodying such refinements 
as have been at present achieved in the best steam practice, 
and working at а good load factor with any large turbine 
plant, one brake н.р.-һопг may be produced from one pound 
of coal. 

Let us now turn to the internal combustion engine and 
gas producer. Average practice in moderately small non- 
recovery plant yields about 1 H.P.-hour for each pound of coal. 

The largest of the losses is that carried away in the exhaust 
gases. А good deal of this can, however, be used for raising 
steam in a special form of fire-tube boiler, but here again we 
are limited in the amount of heat we can extract from the 
gases by the undesirability of condensing the steam they 
contain; this is another case for the cheap feed-water heater. 
However, as it is, nearly two-thirds of the heat in the exhaust 
can be used for raising steam, which may amount to 2 lb. of 
steam per pound of coal put into the producers. Е 

The next serious loss is that in the water used for cooling 
the gas-engine cylinders. This is more difficult to negotiate, 
as low-temperature heat is rather a drug on the market. 
Probably, unless there is a demand for hot water for some 
other purpose, the best рай is to combine gas and steam 
plant, using both the gas-engine cylinders and the exhaust 
to raise steain, which is used in another cylinder driving 
on to a common crank-shaft. 

Another proposal that goes much more to the root of the 
matter, is known as the Still engine,“ which employs 
a common cylinder, one side of the piston being acted on by 
the gas and the other by the steam generated by the heat 
in the exhaust. I believe the Still" engine will get a 
move on " presently. 

The recovery of by-products largely turns on whether the 
recovery producer can or cannot be made self-supporting in 
the matter of the steam it uses. The auxiliary boiler on the 
exhaust of the gas engine can provide the necessary steam for 
this purpose, but if the producers can make their own steam 
and more, it becomes frequently a question between the 
relative values of coal and by-products whether it does not 
pay to gasify the coal used for steam power plant; this -will 
probably, however, only be done by people whose main. busi- 
ness is the supply of power, as others will not often want to 
combine inanufacturing chemistry and salesmanship of fer- 
tilisers with their other activities. 

It only waits, however, for the perfecting of the gas turbine 
to make the gasifving of coal and the recovery of by-products 
a foregone conclusion. At the back of all this is the immense 
possibility of gasifying what would otherwise be waste fuel. 

There is another possible way of utilising the heat of com- 
bustion and converting it into electrical energy, namely, by 
means of the thermo-pile. It was pointed out above that 
there is ап unnecessary loss of temperature between the fire 
and the water in a boiler, say, 2,000 deg. F. to 400 deg. F. 
This temperature difference could be used in a battery of 
thermo-piles having their hot junctions in the fire and their 
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cool junctions in the water. The heat which would otherwise . an average consumption approaching that figure for houses 


be Magted is then used in raising steajn, and the heat that 


disappears in the Peltier effect is. converted into. electrical 


energy at 100 per cent. efficiency. For every 1 per cent. of 
th total heat generated which is thus converted, the yield 


per pound of coal burnt is increased 4 per cent. in the best,. 


and 25 per cent. in the average case. 
When all our national resources are used as they ought to 
be used, ample power will result as a by-product,- when all 
fuel charges will be struck out of the bill for power. It 
will then remain for engineers to reduce capital charges. 
which can be done slowly by reducing the cost of plant, but 
much more quickly by increasing the load factor and diminish- 


ing the transmission losses of big power stations. Manchester: 


has given a lead in this direction by the cultivation of large 
power consumers situated near to the station and willing to 
рошак their demands to the exigencies of the other 
oads. | | | 
There is a possibility that the use of steam might be justified 
lif the latent heat in it could be extracted and used for some 
useful purpose, such as process work in the factory or a com- 
mercial supply of hot water.* It may be perfectly true: (1) 
that what the industrial household is most in need of is a 
supply of hot water for washing the person, the clothes, and 
the culinary apparatus; and (2) that the power station without 
much interfering with its function as a power station could 
supply hot water. Taking for granted items (1) and (2), and 
an industrial community of, say, 10,000 inhabitants grouped 
into 1,670 households of six members each, three of whom 
are working, their houses, arranged on garden-city lines. 
eight or nine to the acre, and allowing for wide roads and 
ample open spaces, would occupy about three-quarters of a 
square mile. The demands for electrical energy per household 
will be about. 6,400 units per annum for those employed in 
the factories (1 н.р. per individual), 500 units for lighting and 
cooking in their homes, and 100 units for carrying the house- 
hold about in tramcars and for public lighting; total, 7,000 
units per annum per household. As there are 1,670 house- 
holds the town would require a power station turning out 
about 12 million units per annum, which at 95 per cent. 
load factor would have a maximum load of a little over 
0,000 Kw. 

_ Suppose the station to work with a vacuum of about 90 in., 
it would take about 20 lb. of steam per unit, which could, on 
condensing, yield 20 gallons of hot water at about 160 deg. F., 
so that we have an average of 400 gallons of hot water per 
household per day. Allowing 50 ga'lons per day for baths 
and washing, 350 gallons are left for warming the house. 
If we allow the water to cool from 160 deg. to 100 deg. F., 
about 200,000 therms are liberated per 94 hours, which is 
sufficient to keep a five-room house comfortably warm. (This 
corresponds in heating effect to about 24 Kw. for 24 hours.) 

In a town of this size there are about 15 miles of roads. 
To carry the hot water from the central station four 5-in. 
mains will suffice; from these would radiate 2-in. mains; and 
froin these a j-in. service would supply each house. Flow 
and return pipes would be provided, the “ow pipes being 
lightly lagged. The loss from these pipes would amount to 
less than 15 per cent. of the heat delivered to the houses if 
the lagging of the flow pipes allowed half of one therm to 
escape per 1 sq. ft. per hour per 1 deg. F., which would 
not be considered a very good steam-pipe covering. 

The total cost of the pipes, including lagging, excavating, 
laying and filling in, would be about £45,000. The extra plant 
required at the central station might add another £5,000: 
6 per cent. interest and 24 per cent. depreciation (21 years’ 
life) = £4,250 per annum Is. per week per house, which surely 
would gladly be paid for this service. 


DISCUSSION. 
ALDERMAN W. WALKER, who opened the discussion which 
followed the delivery of the address, complimented the chair- 
man on his departure from the customary practice of treating 
the chairman’s address as not being a subject for debate. 
With regard to Мг. Frith’s proposals for supplying hot water 
for an industrial community of 10,000 inhabitants, the first 
thought that occurred to the speaker was, what a nice view 
they would have when they rose in the morning and saw 
the central power station firing up to prepare hot water. 
Also there must be a railway right through the site to get 
to the central station, and a lavish outlay on roads for 
carting fuel and removing ashes. Then he feared a large 
proportion of the houses would become vacant because people 
objected fo the amenities usually associated with a power 
station; they had no power stations which were not looked 
Upon as nuisances, although they had tried to. take them 
away from the homes of the people they served. The City 
of Manchester was the most lavish user of water in the 
kingdom, largely for industrial purposes, but the consumption 
of water, cold and hot together, did not approach the figures 
that Mr. Frith had estimated to be the consumption of hot 
water by lis community; therefore, there would not be the 
market he had anticipated. With regard to the number of 
units which would be used per household for lighting and 
heating. he did not know of any undertaking that could show 


'* Mr. Pearce has had examples of this at work in Man- 
chester for vears, 
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of the class which he had described. It was useless to proceed 
by finding out how many therms they would have at their 
disposal and then fit them. into the amount which the people 


ought to use; they must find out what they were likely to 


use, what were the practical possibilities of the scheme before 
committing themselves. He thought that & very great deal 
more could be done. by utilising the waste heat ol power 
stations in providing heat for the community. In Man- 
chester they had been asked again and again to sell а great 
deal more than they did; & number of large buildings in 
Peter Street, the C. P. A., The Refuge, and the warehouses, 
were heated by waste steam from the city stations, but when 
they studied, the problem of carrying the pipes a little further 
afield they came up against the enormous cost of getting 
them through the streets. After all they could not justify 
attempting to utilise à waste product if the expenditure 
became greater than the loss incurred by treating it as waste. 
It would need very careful consideration, especially in the case 
of an established city, with congested roadways, existing 
lines of pipes, and the other factors which entered into the 
question. Mr. Frith emphasised the possibility of the pro- 
ducts of combustion (other than electricity) becoming of such 
value as to enable the electricity to be looked upon as a 
by-product, but for the time being there did not appear to 
be any reasonable or practical means of arriving at such a 
result. Mr. Frith did not mention the practice of bleeding 
the turbine for the purpose of heating the condensate that 
was becoming an established practice, and was usually justified 
by the results obtained. 

Mr. J. A. ROBERTSON expressed the view that if one could 
lay out a colony in an area remote from industrial districts 
and set up houses in the nice order shown in Mr. Frith’s 
diagram, putting a camouflaged power station in the centre 
(with perhaps a golden dome upon it. and’ conveying the 
smoke away underground), and take the condensing water 
from a pond round the station, he could understand that 
under such circumstances gas engines might show a very big 
overall efficiency: If one could deliver the water from the 
jackets of the gas engines, heated with the exhaust gases, 
and at the same time get a high thermal efficiency of the 
engines producing electricity, he believed one might show 
something upprouching the ideal of 50 per cent.; a thermal 
efficiency of the gas engine alone of about 24 per cent. could 
be obtained. Mr. Frith gave as the cost of the pipes, in- 
cluding the lagging, a capital amount of £50,000, upon which 
he reckoned 6 per cent, interest and 24 per cent. depreciation 
(21 years’ life), making £4,250 per annum. Dividing by the 
number of houses that worked out, as he said, at one shilling 
per week per house, but he allowed nothing for the cost of 
the heat which was going to work his engines with 20 in. 
vacuum. Without his hot-water system he would run his 
engines at 26 in., or in the case of a turbine probably at 
28 in. vacuum. The difference between the 20 in. and the 
26 in., or the 28 in., meant something like 95 per cent. on 
the fuel bill, and with a power station giving about 12 million 
units per annum, taking 3 Ib. of coal per unit, that meant 
something like 3,000 additional tons of coal required for the 
heating system. At the present price of coal that meant £5,000 
or £6,000 per annuin, which made the figure 2s. 6d. per 
week per house. The Electricity Commissioners had de- 
limited many areas in this country, and all the leading 
electrical engineers in the country had prepared, or were 
preparing, schemes of electricity supply, but he did not think 


-any one of them would include gas engines or gas producers. 


The controversy really all turned on the value of the by-pro- 
ducts; if one could obtain a good price and market for them, 
something might be said for it, but he did not agree with 
Mr. Frith’s suggestion that, even apart from by-product 
recovery, gaseous fuel should be used for the purpose of 
raising steam instead of retaining what he described as“ the 
barbarous practice of burning solid fuel on the bars." - 

Mr. Dunpas pointed out that there were many unknown 
factors; the data now available gave thein something to work 
upon, but there were many linnting factors. The area of 
supply was restricted by the high capital outlay required, the 
loss on transmission was a disadvantage, and it was very 
dificult to get that nice coincidence of the heating load and 
the electrical load. The market was also a fluctuating one, 
In summer time there would be very little demand for heat. 
A supply of hot water from a central heating plant could not 
be given for less than Is. 6d. per week at the minimum. Mr. 
Dundas criticised the consumption figures given by Mr. Frith, 
and suggested that the station would necessarily have to 
run in parallel with other stations. The increase in the 
quantity of coal required. for generation he calculated to be 
about 1,000 tons per annum running at such а low vacuurin. 
He did not think one could get water at a temperature of 
160 deg. with a 20 in. vacuum. With the interest on the 
capital outlay he made the total £6,000, or approximately 
£3 12s. per house, ог 1s. 44. per house per week. "There: 
would not be much profit out of Is. 6d. per week. 

Mr. S. J. Watson said that the figure of 5 lb. as the 
average amount of coal burned for each H.P.-hour produced 
in industrial power plant was taken from a return which waa 
some years old. During the last six or seven vears great 
improvements had been effected in the overall thermal etti- 
ciency of most of the power stations in this country. The 
highest thermal efficiency one could obtain in a power station 
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was of the nature of 20 per cent., and ten years ayo the 
average was somewhere about 5 or 6 per cent. To-day there 
was a large number of power stations operating regularly 
with an efficiency of from 11 to 13 ог 14 per cent., and there 
was at least one example in this country of & power station 
operating at about 174 per cent. ~ They were approaching 
the highest point that Mr. Frith: thought possible. His own 
opinion was that in the future they would see developments 
of the internal combustion type of prime mover, апа there 
was no doubt that if а suitable metal could be devised which 
would stand the intense stresses, the internal-combustion 
turbine would become a practical proposition. They had 
reasonable hopes that in the near future such a gas turbine 
would be evolved. Mr. Frith's figures showed that the effi- 
cien¢y of the prime mover itself would be about 194 per 
cent., but the exhaust gases carried away some 38 per cent. 
of the total therms contained in the coal. It was in the 
utilisation of a portion, at any rate, of that 38 per cent. that 
improvement would be made. 'The development of the in- 
ternal-combustion turbine seemed not unlikely to entirely 
revolutionise present methods of heat generation. He was 
surprised that in speaking of the various sources of the supply 
of energy Mr. Frith did not refer to the atmosphere. Some 
few .years ago they heard a great deal about the supply which 
might be obtained by means of kites. A 

Mr. Рісвү, apart from the question of the thermal effi- 
ciency of the domestic grate, thought that against the cost 
of the system of a communal hot-water supply, Mr. Frith 
might have put forward the cost of the coal required in the 
average household in his city; that would do a very great 
deal to commend the system. They recognised that in a 
dense industrial town the problem was at present too difficult, 
but as the garden city idea developed. and they tried to move 
the masses of population into healthier and more hygienic 
surroundings the communal system would appeal to them 
both as engineers and as citizens. 7 

Mr. J. S. Peck explained that there was one case besides 
Manchester where exhaust steam had been used for heating 
purposes. That was in a small suburb of Pittsburg; it was 
a residential district, and there was a generating station 
which supplied lighting for the community. He remembered 
seeing them tearing up the streets and laying several miles 
of pipes which were very heavily lagged. As far as he knew 
the system was a success, but soon afterwards the central 
station was purchased by one of the large supply companies 
in Pittsburg, and the old system was shut down. Probably 
the pipes were there vet, and he expected the original owners 
would sell them cheaply. | 

Mr. J. Евїтн, in reply, pointed out that the conclusions he 
arrived at were not based on the circularity of Manchester, 
and the central station might even have a golden dome on 
it with advantage. If it was true that the industrial in- 
habitants of Manchester did not use 50 gallons of hot water 
per day per household he thought it was quite time that 
they did so. The 7,000 units included the factories, and he 
provided tramcars for carrying the people to and from work. 
His domestic demand was 500 units per annum, which was 
what a house of that particular size required for electric 
lighting und cooking. As there were several new industrial 
garden city communities being established, his plea was: 
Don't lose sight of the possibility of supplying hot water 
to those new communities that are being started." Ав 
regarded a congested area, one could supply it with fewer 
pipes and with less loss in the distribution. With regard to 
the point about the power station working with a 90 instead 
of 26 in. vacuum, the coal required for heating that water 
was saved on the 1,670 houses, in each of which one would 
have one or two fires working at a very low thermal efficiency. 
Could one imagine 1,670 dwellings using as little as 1,000 tons 
of coal per annum? Не did not propose using any cooling 
towers; their purpose was served bv the hot water tanks 
in the houses. The water was circulated round, and instead 
of losing its heat on one cooling tower, it was losing its 
heat in heating the houses. Mr. Robertson gave quite as 
much as he took away in suggesting that a gas set would 
be an even better thing for a hot-water scheme than the 
steam engine, but it was put forward as a last stronghold 
for the advocates of steam. If they could only use the latent 
heat which was now wasted it might give steam a little 
longer life. If Mr. Robertson thought the speaker was 
advocating the universal use of non-recovery gas plant for 
steam-raising purposes he was mistaken. If one could work 
the self steam-raising recovery producer with its own steam 
it became frequently a question between the relative value 
of the coal and by-products whether it did not pay to gasifv 
coal for steam plant instead of burning it on the bars. ]f 
It could make its own steam it might be the right thing to 
gasify fuel. Mr. Dundas was wrong in saying that one could 
not get water at 160 deg. from a 20 in. vacuum. Whether 
it was ls. 44d. or 18. 6d. that the household would have to 
pay per week, either figure was ridiculouslv cheap; it could 
be made 28. Gl. The point about the different times of peak 
loads of electricity and hot water was a good one, but one 
must remember the enormous thermal storage of hot water. 
and one could use that thermal storage—the enormous number 
of p.TH.U.'s that were circulating around in the hot water— 
to overcome that difference in the time of the maximum 
loads. The gas turbine might be a solution of a great many 
troubles by being able to take a high T,, but in one respect 


it had an immeasurable inferiority to steam. . The power 
‘of being able to condense steam, and with a temperature 
of ‘about 100 deg., which was about the lowest cooling tem- 
perature which they could use, to get an absolute pressure 
of 1 lb, per sq. in. was a very remarkable property of steam, 
and one which gave it a very great advantage. With ‘the 
gas turbine the trouble would be that one would not bave 
pressure and temperature in the right proportion. That was 
the trouble with. gas turbines, even if one found a material 
with which to make blading which would stand the erosion 
of burning gases. Although a boiler might have a thermal 
efficiency of 100 per cent. if it let heat drop in temperature 
without making it do work in the process that was a thermo 
dynamic sin, and one which was lost sight of when one got 
into the habit of expressing efficiencies as thermal efficiencics. 
If they worked out the thousands of tons of coal per annum . 
which heating with hot water would save, the amount would 
exceed very much the extra coal which the station would 
burn due to the low vacuum. Whether it was winter or 
summer, cold or hot weather, one always had fires to get 
hot water, and that meant an enormous waste of fuel. The 
laying of pipes was not an insuperable expense even at present 
prices. It was questioned whether 2,000 therms in 24 hours 
would heat a house. In the days of rationing he would have 
been very glad of that amount to heat his house. To give 
an industrial house’ with six inhabitants heat equal to a 
24-KW. radiator going all the time would be enormously 
better than any conditions which they had now. 


"WESTERN CENTRE. NE. 
AT Bristol, at the first meeting of the 1920-21 session, Mr. 
À. J. Newman, chairman of the above Centre, delivered an 
address, of which an abstract follows :— 

Happily, each year finds the Institution, as a whole, grow- 
ing in membership. utility, and prestige; and, largely as a 
result of this, the greater importance of engineering to the 
general community, 1s becoming more publicly appreciated. 
It appears practically certain that if it does not fall to the lot 
of the Institution of Electrical Engineers, ultimately there 
will be other bodies recognised as authoritative in defining 
status, and in forming an engineers' register. In view of new 
factors, it certainly seems justifiable that managerial engineers 
should formulate plans for protecting their own distinctive 
interests. | i dun 

Unfortunately, the average engineer is left with merely a 
minimum of time for the study of economic and socia] ques- 
tions, but he cannot disregard modern developments, which 
may affect appreciably his peraonal liberty and position, and 
if the engineer can bring his creative, well-balanced faculties 
and influence to assist in national and local government affairs, 
it will be all to the good. All general prosperity depends upon 
the prosperity of sound publie industrial undertakings, from 
which our workmen are right to expect their fair share of 
profits. 

Industrial and financial conditions are, unfortunately, 80 
turbulent and precarious to-day that it seems incumbent upon 
all officials and thinkers to reason patiently with the workmen 
whenever opportunity for discussion is afforded. In the past 
we have neglected this important aspect of verbal inflmence 
and mental co-operation, and partly because of such failure, 
we are now reaping the consequences. 

Passing from the important factor of man power in industry 
to that of motive power, one turns, almost instinctively; to 
the problem of an ample and reliable supply of cheap elec- 
trical power. When all want more money and shorter working 
hours, we must solve the problem by greater provision of 
efficient machinery of production, of which motive power is 
certainly the most important. 

In the Electricity (Supply) Act, 1919, the difference between 
a Joint Electricity Authority and a District Board is that 
the Joint Electricity Authority must Бе representative of 


: existing authorised electrical undertakers (and presumably 


all of them) within the district, though it is left optional 
whether it has also to be representative of county councils, 
local authorities who may not be authorised undertakers, con- 
sumers of electricitv, and other interests. In the case of a 
District Board, however, representation has to be given to 
all the interests above enumerated. With this exception, 
there is little difference between the Joint Electricity Autho- 
rity and the District Board. The Act provides, in Section 18, 
that the Ministrv in question ‘‘ may construct works or 
acquire land." Although the term land is legally under- 
stood to include both the land itself and anything that stands 
upon it, it has been held that the section in question does 
not allow. for the acquisition of works which are already 
constructed. | Ж l 
. Under the Act it is not intended that any Joint Authoritv 
shall make any profits; the results of economies are all to 
enure to consumers. Such being the case, it at once anpears 
that companies forming part of a Joint Authority would опу 
profit indirectly through added facilities and an expansion of 
their business.. Presumably, however, if such companies give 
financial assistance or guarantees, they might reasonably 
anticipate receiving some favour, as compared with other eon- 
sumers who may not give such support. Siinilar remarks тау 
also be applied to other authorised undertakers, local autht- 
rities, and county councils. 


———— — 
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Seeing that the acquisition of works is not compulsory, 
what will happen in the case of any particular undertaking 
not voluntarily falling into line with the proposals? Since 
no new generating stations may be constructed, and no exist- 
ing station extended, without the authority of the Electricity 
Commissioners, it is reasonable to suppose that no such works 
will be carried out if a supply can be given from the central 
authority at a figure at least as good as that at which the 
particular undertaking in question could itself furnish the 
supply. Further, one has always to bear in mind that, in 
all probability, those who support the scheme will be justified 
in asking for rather more favourable terms of supply than 
others. it may, therefore, be reasonably anticipated that in 
most districts Joint Authorities will be formed, although there 
may be difficulty in amicably balancing up all the interests of 
the various undertakers in each area. О 

The rate of progress which might have been anticipated а 
year or two ago will, however, probably be less rapid. Delay 
may result in view of the present state of the money market, 
as capital charges per kilowatt of plant installed are now 
three times those which obtained before the war. Obviously 
the new plant to be installed in a capital station would have 
to be compared with the cost of the existing cheaper plant 
belonging to present undertakers. As money is so dear, and 
there are now so many sound investments giving & good 
return, one has seriously to consider if investors would be 
readily found to loan money to Joint Authorities on the 
security of works owned or taken over by them alone. I am 
of opinion that little in this respect could be accomplished, 
and that it is absolutely imperative that financial clauses, such 
as were contained in the original Bill, should be passed in 
a new Act. The security of the rates of county councils and 
local authorities may then be given, as well as the financial 
backing of companies within the area. Whilst it is necessary 
to have the backing of the local rates, &c., it may be pointed 
out that, in giving such backing, the local authority does 
not really incur any risk, because the Joint Authorities must 
be self-supporting, and there is no reason at all why they 
should not prove to be so. This assumes, of course, that 
their constitution is so drawn up that, those who have voting 
power, also carry financial responsibility proportionate thereto, 
such financial responsibility being borne either directly or 
through them by the authorities whom they represent, whether 
local authorities or otherwise. 

Owing to the present state of the financial market, it may 
pe necessary, or at any rate wise, that Joint Authorities be 
formed covering districts although there is no immediate 
prospect of giving a supply from a central source in such 
districts. It is most important that there should be unity of 
ideas and purpose throughout the district at the outset. 
Efforts for standardisation should also be made immediately. 

It is gratifying to learn that our organisations, both from 
the manufacturing and technical aspects, are able to equip 
satisfactorily the biggest stations as vet proposed, and that 
experts are available for their successful operation. In the 
actual lay-out and construction of a super-station, the maina 
initial problems to be solved may be stated as follows: (a) 
an adequate supply of water; and (b) the maintenance of a 
continuous supply of fuel in case of external disturbance. In 
connection with (b), the problems of coal and ash-handling 
plant have also to be faced, and in the case of large power 
stations, the capital outlay involved by such auxiliaries with 
the necessary railway sidings represent no inconsiderable por- 
tion of the total expenditure. 

In order to minimise these difficulties a floating. power- 
station has been proposed. Such a station constructed entirely 
with its complete equipment, say, on a huge raft, would seem 
to present certain definite advantages. If oil fuel were em- 
ployed, the tankers conveying the fuel from the oil fields 
could be moored alongside the station, and the oil pumped 
direct into the storage tanks. Thus railway transport charges 
would be entirely eliminated, as well as the risk of interrup- 
tion to supply due to breakdown in railway facilities, strikes. 
&c. In addition, an adequate supply of cold water for con- 
densing purposes would always be available, and the head 
on the circulating pumps would be a constant minimum. 
Such un arrangement would also appear to have the advan- 
tage that, if the station. were composed of separate units, 
апу of them might be transported without dismantling to 
another site should necessity arise. The raft might be of 
cellular construction, thus lending itself readily to commonlv- 
accepted power-station design in that certain of the cells 
conld be utilised as condenser basement, oil and water storage 
tanks, &c. The construction. of the raft itself would be 
expensive, but against this must be offset the cost of a 
suitable site and foundations for a power house erected on 
land. Moreover, no coal sidings, cooling towers, or culverts, 
and only a minimum of coal and ash-handling gear. or 
water piping, would be required; and, in addition, the mobile 
cold water supply would ensure maximum efficiency. As an 
alternative, such a station could be built by the sea shore; the 
relative merits of the two alternatives would, of course, 
depend on the local conditions which prevail. 

The enormous increase in cost, of both labour and material. 
and the enhanced cost of monev, is forcing manufacturers 
to consider every means for reducing the dimensions and 
price of their apparatus. Apart from minor refinements іп 
design, the possibility of such reduction in cost lies along one 
of three main lines: higher speeds, higher temperatures, and 


better cooling facilities. The tendency in this country is now 
to use mica insulation on large machinery to a much 
greater extent, thus taking advantage of higher temperatures. 
Few people realise the enormous quantity of dust which is 
carried, either on or through the windings, of a modern 
alternator may require, say, 27,000 cu. ft. of air per minute 
the air surrounding a generating station may have as much 
as 0.0006 lb. of dust per 1,000 cu. ft., and that a 5,000-kw. 
alternator may require, say, 27,500 cu. ft. of air per minute 
for cooling purposes. Even if the machine is only in operation 
for 50 per cent. of its time, as much as two tons of dust per 
annum, under such conditions, have to be dealt with by the 
filtering arrangements employed. 

Large supply authorities have been keen to realise the 
advisability of employing a competent meter engineer con- 
versant with three-phase power measurement. Satisfactory 
metering 18 not only a safeguard on the revenue side, but 
assures a satisfied customer, and the adoption of 2 or 3 meters 
in series, for large consumers, has proved a wise investment 
when queries arise about accuracy of accounts. Whilst 
the maintenance of a good power factor is generally 
stipulated in supply agreements, means of getting a reliable 
check on power factor has, so far not been largely adopted. 
I think, however, the employment of a sine meter (in con- 
junction with a watt-hour meter) has been found to be as 
satisfactory an arrangement as any yet proposed for ascertain- 
ing the average power factor over a given period. I would 
also suggest that a good deal of contention with consumers 
would be avoided if a maxtmum-demand system of charging 
was adopted based ор the K.v.4. instead of on Kw. demand. 

Certain progress has also been made ir the development of 
the high frequency synchronised relay. This relay has: so 
far been introduced chietly for the control of street lightiny, 
thus avoiding pilot cables. It appears to me, however, that 
upplication of the system might be extended to the control 
ot those customers who are supplied on off-peak or two-rate 
tariffs, thus dispensing with the usual controlling clock or 
tume switch, and its attendant disadvantages. The main 
recent development on rotary converters, seems to be 
the gradual adoption of higher speeds. Refinements include 
improved methods for seasoning commutators at higher speeds 
and temperatures than are likely to be reached in practice. 
Special care taken in this part of manufacture 18, it seems, 
amply repaid by the greater elimination of commutator faults. 
Much work has been done in improving mercury vapour recti- 
fiers for large outputs. In order to obtain parallel operation 
between different rectifiers, or between a rectifier and a rotary 
converter, it is necessary to adopt а number of somewhat 
complicated devices, and it appears scarcely feasible to operate 
a rectifier in parallel with a compound-wound rotary or 
generator. The difficulty of parallel operation is doubtless one 
of the reasons why the rectifier, in the past, has not met with 
a better reception. | 

Considerable progress has been made in the development 
of transformers of high voltage and large output. For large 
sizes forced oil cooling 1s now usually adopted, the oil being 
circulated through а cooler and back through the transformer 
tank. For one super-station scheme six 3-phase transformers, 
each for 20,000 K. v. A., at 33,000 to 6,000 volts, are proposed. 
If such 3-phase units are adopted, instead of single-phase, 
thev will be the largest so far built in this country. The 
biggest sizes so far actually constructed appear to be those 
at Glasgow Corporation's Dalmarnock station, viz., 7,800 
K. V. A., single-phase, oil-insulated, forced-cooled, 20,000 to 
6,000 volts, 25 periods, three of which form a 3-phase group 
of 23,400 K. v. A., which is relatively 45,000 k. v. A. at 50 periods. 
Five such groups are in operation or being built. The largest 
3-phase, self-cooled transformers built, so far, in this country 
as one unit are 4,000 k. v. A., 6,000 to 12,000 volts, 50 periods. 
High-voltage types for 50,000 volts, 2,000 k. v. A., are at pre- 
sent being constructed for export to Spain. Present necessity 
for economy, in capital outlay, + being met, to a large extent, 
by the use of weather-proof transformers. One British firm 
is at present building 12.000-K.v.4., weather- proof groups for 
66,000 volts, and 5.000-K.v.4. groups for 33,000 volts. three 
single-phase units forming one 3-phase group. Another ten- 
dency is towards the use of dry type air-blast transformers 
for voltages up to 11,000, due partially to the present shortage 
and price of transformer oil. 

An effort is now being made on all large new schemes to 
standardise high-pressure voltages. A generating voltage of 
6,600 volts, and transmission voltages of 11,000 and 33.000 
volts, are being advocated. These pressures seem to represent 
the highest voltage for which alternators can be wound con- 


' sistently with safety, and the most economical for the н 


mission distances at present being considered. Higher trans- 
mission pressures will, doubtless, be proposed when general 
linking-up is contemplated. I am inclined to suggest that 
laying cables direct in the ground will become more popular 
than the use of troughing and bitumen filling. I am inclined 
to favour overhead transmission lines constructed on the 
split-conductor svstem, as it seems a pity to expend large 
amounts of capital on catenarv suspended pilot cables neces- 
sary for other systems of protection. In comparing the two 
alternatives, we must not lose sight of the difficultv and ex- 
vense of maintaining overhead construction, which expense 
has to-day an appreciable capital value. Each transmission 
scheme will have to be considered on its merits, as such 
factors as vontour of ground, saving of route length by avoid- 
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ing detours, wayleaves, clearings, &c., may turn the scale 
in favour of either system. 

Standardisation of apparatus appears to be making con- 
tinued progress. The various makes of motors now offered 
are exceedingly numerous, even important general dimensions, 
such as length or width between feet, and height of centres, 
are invariably so divergent that only minimum progress 
appears, ав yet, apparent in standardising such details, which 
are often vital when а user wishes to replace urgently any 
machine by that of another maker. One hopes that the tend- 
ency towards wider scientific management will not embrace 
the application of so-called laws worked out abroad, and suit- 
able only for abroad. In this country it can safely aim at the 
fullest endeavour to win the co-operation of every worker by 
fair dealing, encouraging each employé to appreciate his or 
her co-operative functions, and the necessity for eliminating 
waste in all directions—waiting for materials, defective tools, 
unnecessary lifting and handling of material, bad transport, 
&c. Scientific management is essential to modern conditions 
and its wider, or sounder, adoption will be doubtless only a 
matter of time. Incidentally, 1t has been stated, by an old- 
time private manufacturer, to be nothing new, but just the 
general managerial application of his own methods of patience, 
goodwill, fairness, and common sense. 


THE INDUSTRIAL COURT. 


. ы | 
THe ELECTRICAL TRADES UNION AND COLCHESTER CORPORATION. 


WE have received from Mr. W. J. Webb, Secretary of the 
E.T.L. and of the Home Counties (No. 9 area) Joint Industrial 
Council, а copy of the proceedings and decisions of the In- 
dustrial Court regarding an application from the Electrical 
Trades Union that the agreed schedule of consolidated rates 
as fixed by the District Council No. 9 (Home Counties) of the 
Joint Industrial Council.for the Electricity Supply Industry 
should be paid to the workpeople concerned employed by the 
Electricity Department of the Corporation of Colchester. 

Representatives of the parties were heard in London on 
October па, 1920. (See ELEC. Rev., p. 638.) 

The contention of the Union was that the Corporation was 
represented directly or indirectly on the National Joint In- 
dustrial Council and on District Council No. 9, and was conse- 
quently bound by the decisions of the Council. 

The Corporation representatives intimated that they had 
refused to take any part in the proceedings of the Joint In- 
dustrial Council, and that they did not consider themselves in 
any way bound by any decision of the Council. 

Ihe grades of employés concerned, together with the rates 
at present paid and the rates claimed, are set out below :— 


Present rate per hour Consolidated rate 


Grade including war advances. claimed per hr. 
Fitter- Turner. ls. 64d. ке ius Ys. Od. 
Mains Foreman ... ls. 64d. .. £5 per week. 
Meter Repairer ... ls. fc. d 2s. Od. 
Repairer & Fixer ls. 43d. ahs - 1s. 8d. 
Fixer & Reader ... Os. 114. bs yas ls. 74d. 
Fixer & Reader ... Us. 104d. дыз UM ls. 744. 
Fitter's Mate ls. 3d. T T ls. "74d. 
Jointer's Mate ... ls. 21d. = jag 18. 74d. 
Labourer ... vd ls. 21d. 7 ИТ ls. 62d. 
Driver TM 2 18. 34d. - x ls. 94d. 
Driver 8 dto ls. 3d. T Е ls. Sid. 
Stoker M H^ ls. 34d. - >F ls. Sd. 
Coal Trimmer  ... Is. 24d. T 05 1з. 71d. 
Coal Weigher ... ls. Ołd. i Pe ls. 74d. 
Filter Attendant... ls. 34d. " .. not specified 
Carpenter ЖУ ls. 52d. not specified 


The Corporation met the Union representatives on October 
18th, and endeavoured to arrange a compromise on the claims 
put forward, but this was not accepted. 

The two main reasons put forward by the Corporation for 
not acceding to the claims were its inability from the finan- 
cial point view, and that the rates claimed were higher than 
necessary in the circumstances, and higher than those paid in 
the town and district for fairly comparable work. [t was 
stated that for the last five vears the working of the under- 
taking had shown a total deficit of £7,656. The price per 
unit in 1916 was 14. for power and 44d. for lighting, and in 
1920, 24d. for power and 9d. for lighting. It was submitted 
that any additional charge in respect of wages would result in 
further serious financial embarrassment. 

It was shown that the rates claimed were being paid gener- 
allv throughout the area to the grades of workers concerned 


— 


in the electricity supply industry. | 


It appeared to the Court that it was not necessary for it 


in the circumstances to deal with the question whether or not 
the Corporation was directly or indirectly represented on the 
Joint Industrial Council or was under any obligation to 
observe the decisions reached by that body. Whatever might 
be the conclusions of the Court on those matters, it was suffi— 
cient for the purpose of the present decision that according to 
the evidence the rates claimed were being paid generally 
throughout the area by electricity supply undertakings. The 
Court had had careful regard to the facts submitted with 


respect to the financial position of the present undertaking, and 
it took those facts into account in determining the date as 
from which the rates claimed should operate. It did not 
appear to the Court, however, that the conditions in Colchester 
were so exceptional that the rates of wages paid should be 
lower than those generally applicable to and paid by similar 
undertakings in the same area. The decision of the Court 
after careful consideration of all the facts and evidence sub- 
mitted was that the rates set out in the schedule referred to 
in the terms of reference should be paid to the respective grades 
of workpeople concerned, except filter attendants and car- 
penters, and that the advance in rate due in respect of each 
worker should take effect as follows: half the amount as from 
May Ist, 1920, and the remaining half as from January Ist. 
1921. The schedule did not specify the rates to be paid to 
filter attendants and carpenters, and the schedule was there- 
fore inapplicable to these grades. The Court, however, recom- 
mended that the case of these men should be considered by 
the Corporation, having regard to the Court's decision with 
respect to the other grades concerned. 


Í ; 


THE PHYSICS AND CHEMISTRY 
OF COLLOIDS AND SOME INDUSTRIAL 
APPLICATIONS, 


FARADAY SOCIETY AND "PHYsiCAL SocieTY DISCUSSION. 

In our last issue we summarised the major portion of this 
discussion. Ahe remaimder dealt with Precipitation in Disperse 
Systems—Cataphoresis and Electro-Endosmose. 

‘These two sections of the subject, being somewhat allied, 
were taken together atter a briet introduction, going back to 
first principles, by Prot. ALFRED W. PORTER, F. R. S. As al- 
ready stated, a cotloidal particle carries an electric charge, and 
consequently if a colloidal solution is placed in an electric 
held, motion must take place; either of the solid if in „ће 
form of а mobile suspension—that 1s, cataphoresis—or of the 
liquid if the solid is in the form of a fixed porous membrane— 
that is, electro-endosinose. ‘ihe origin of the charge has 
usually been ascribed either to the interchange of electrons 
across the surface of contact of liquid and solid, with the con- 
sequent formation to a double-layer,’ or else to the absorp- 
tion of ions by the colloidal particle. ‘This theory was 
elaborated and clarified in an important paper contributed by 
Mr. J. N. MUKHEWEE, who started with the observed fact that 
for most suspensoids the charge is of the same sign as that 
which the ion substance has in common with the peptising or 
stabilising electrolyte that must be present in the disperse 
medium. 'fhe fixation of а common ion is due to the same 
causes that bring about the growth of a crystal in its solution, 
where the attached molecule conforms to the structure of the 
crystal. Ions are similarly fixed by chemical absorption, 
after which electrical absorption comes into play and 
attracts ions of opposite sign. This is the origin of the double 
layer. Mr. Mukheijee subjects his theory to rigid numerical 
tests, and һе adduces strong support by showing that whereas 
the presence of univalent ions in solution seldom brings about 
a reversal of the original charge in an electrolyte having multi- 
valent ions of opposite sign, a reversal is more frequent. 
Furthermore, the order of absorbability of cations by a nega- 
tively charged surface deduced from his theory is the same 
order as the precipitating power of those ions for a number of 
widely differing suspensoids. 

Prof. McBain made a most interesting contribution to this 
portion of the subject in bringing forward the experimental 
discovery that the conductivity of a potassium chloride solu- 
tion was 9 per cent. greater when measured in a fused silica 
capillary tube 0.24 mm. in diameter than when in bulk. This 
was ascribed to the absorption of chlorine ions by the silica 
walls, leaving more potassium ions available for carrying cur- 
rent. The layer of chlorine absorbed was found to be one 
molecule in thickness. 

Dr. W. В. OrMANDY’s paper dealt with the practical appli- 
cations of cataphoresis and endosmose. One of the most im- 
portant of these is the electrical purification of clays due to the 
work of Count Schwerm, and it is of. particular interest on 
account of the very direct applications of colloid physics and 
chemistry which it illustrates. The broad principle of the 
process is the subjecting of a clay suspension to the action of 
an electric current. The suspenion being a colloidal one, the 
clay particles are charged negatively, and hence they are 
carried by the current to the anode of the cell or osmose ma- 
chine in which the treatment takes place. But in order to 
increase the reactivity df the clay suspension, certain colloidal 
substances are added which are selectively absorbed by the 
clay, and these in turn absorb to themselves charged ions from 
the electrolyte. Thus the whole of the clay is converted mto 
the said condition, and is separated out by the action of the 
current while the impurities are sedimented out. But the 
interest of the process does not cease here. "Through the filin 
of purified clav deposited on the anode, electro-endosmose 
comes into play. causing tbe water in and around the clay 
particles to be driven out and thus pure, almost dry clay is 
extracted from the machine. In treating a very pure specimen 
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of a well-washed English china clay, as much as 6,833 kilos of 
dry clay have been deposited with an expenditure of 11.8 kilo- 
Watt-hours at a pressure of 50 volts. | 

. Dr. Ormandy proceeded to draw attention to other industrial 
applications of cataphoresis and electro-endosmose. We can 
reter brietly but to a few of these. The drying of peat in an 
electro-osmose filter can be successfully carried out, but the 
conditions prevailing in countries where peat is found are not 
favourable at present for the production of cheap electricity 
from water power.  ('olloidal silica has been made from 
silicate of soda solutions. The silicic acid solutions have been 
largely used on the Continent for therapeutical purposes and 
an inert highly electro-negative finely divided colloidal gel 
obtained therefrom has been proved to have extraordinary 
properties as ап absorbent for use on wounds. In Germany 
two factories are employing an electric fanning process, in 
which the energy consumption has recently been reduced to 
6 or 7 kilowatt-hours per square metre of hide. In this, as in 
the other electro-osmose processes, progress has chiefly resulted 
from the discovery of suitable membranes for enclosing anode 
and cathode. Other processes referred to were the concen- 
tration of iron ores from clay deposits, where the addition of 
an electrolyte brings about selective absorption of ions on the 
ore particles and hence susceptibilitv to electrical forces; the 
preparation of anti-diphtheritic serums by which a pure con- 
centrated anti-toxin para globulin has been separated from the 
blood serum of a horse; the purification of gelatine, now being 
tested for photographic purposes, and finally the dewatering 
of oils, an application largely used on the Californian oilfields. 


NEW PATENTS APPLIED FOR, 1920. 
| (NOT YET PUBLISHED.) 


v оргосу for thie journal by Mussrs. Szvron-Jonzs, O' DN. AND. 


8, Chartered Patent Agents, 885, High Holborn, London, W.C. 1. 


31,490. Electro-magnetic engine or motors." Н. F. Mordes. November 


8th. . 

31.516. “ Electric transformers.” — Metropolitan-Vickers 
November 8th. (United States, December 10th, 1919.) 
31,517. “ Electric speed regulator systems." Nletropolitan-Vickers Elec- 
trical Co. November 8th. (United. States, November 6th, 1919.) 

31.528. Protective. devices for electric distribution systems.“ British 
Thomson-Houston Co. and H. Pearce. November Bth. 

31,529. “Electric indicating and measuring instruments." British Thomson- 
Houston Co. aad R. C. Clinker. November 8th. 
31,536. * Electric reactors," | S. R. Bergman. (United 
States, June 25th.) 

31.576. Electric lamps for miners, &c." T. Stretton and Thor Electric 
Safety Lamp Co. November 8th. 

31,578. '' Apparatus for supply of electric current." J. Balsera. November 


31 586. *'' Power installations." С. H. Merz and Merz & McLellan. Novem- 


Electrical Co. 


November 8th. 


31,588. *'' Electrical alarm apparatus." J. A. Slee, November 8th. 
. 31,616. ** Treating material by a rising fluid current." H. Velten. Novem- 
(Germany, Lecember 12th, 1919.) 
1.617. Magneto-clectric ignition machines.“ R. Bosch Akt. Ges. Novem- 
(Germany, April 24th.) | 

31.618. Magneto-electric, &c., machines," R. Bosch Akt. Ges. November 
9th. (Germany, April Rnd.) | 

31.662. Bianged system of electric. conduit," F. T. 
9th. 

31,641. “ New material, utilisation of electrical properties thereof,, and 
roéess of manufacturing sine." Automatic Telephone Manufacturing Co. 
November Nth. 

31.644. “ Electric light switch. S. Morrison. November th, 

31,6690. *' Electrical advertising sign." F. M. Bundy. November 9th. 
31.666. Telegraphic tell-tale instruments.” А, G. Maeneur (Rae) and 
H. L. Rae. November 9th. 

31,676. * System of electric power transmission.“ British Thomson-Houston 
Co. (General Electric Co.) and General. Electric Co. November 9th. 
31,64]. “ Stud for electrically welding to bulkheads, е A. E. 
ling. November fth, 

31.687. Electric switches.“ J. Hall & Со. and G. F. Ostins. November 
9th. 

31.706. Means for supply of electric current to railway, &e., vehicles from 
trucks.” W. T. Jones. November 9th. 

31.711. "' Electrical igniters." C. Payne and J. Wild. November 9th. 
31.730. Collectors for electric. tramway and. railway vehicles." A. C. 
Baker, Н. Cross, and H. M. Dudgeon, November 10th. 

31,734. “ Transmitting by telegraphy photos, pictures, Kc.“ H. S. Berry. 
November 10th. . 

31,749. '' Electric. lamp fittings.” E. '. Austin. November 10th. 
31.763. © Device for preventing fires by electricity" T. V. Draycott. 
November 10th. Р 

31.771. Sparking plug." J. R. Feltham and H. S. Riches. November 
10th. 


Sloman. November 


Frank- 


31.804. Manufacture of electrical resistance material" Soc. Anon Kumni- 


ler & Matter. November Vth. (Switzerland, November 10th. 1919.) 

31.800. Electric current transformers.“ British Thomson-Hlouston Co. 
and H. S. Holbrook. November lOth. 

31.833. '* Loose handle electrice circuit breakers, current limiters, switches, 
&c." R. Amberton and E. N. Brav. November 10th. 

31.860. Dynamoslectric machines" R. Besch Akt, (ies. November IIth. 
(Germany, June I8th.) 

31.870. ©“ Treating material by a rising fluid current.“ H. Velten. Novem- 
ber lith. (Germany, February 18th.) 


31.891. *' Miners’ electric safety lamps." J. Davis & Son and G. Dearle. : 


November 11th. 

31.908, *' Electrodes or plates for electric accumulaors;"— W. 
November 1]th. 

31,910. Rotary telephone number indicator," A. W. Weston. November 
lith. 

31.929. 8 Electric current transformers.” Pritish Thomson-Houston Co., 
R. € Clinker and H. S. Holbrook. November lith. 

31,935, '* Electro-magnetie clocks" M. P. Favre-Bulle. November llth. 

31.936. Frames for «lectro-inagnetiec clocks." M. P. Favre-Bulle. Novem- 
ber IIth. 

31.543... Ton- ereing commutating switch," — Electric. Tool Manufacturnig 
Co. and Н. Fairbrother (Electric Tool Manufacturing Co.). November. Lith. 
„ “ Electrica. cooking, &c., apparatus. B. C. Garman. November 

th, А 

31.964. Electric insulators.” Buckman & Pritchard and Н. Wade (Buck- 
man & Pritchard). November lIth. 
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31.991. Rotor conductors in squirrel cage electric motors. G. E. Moore. 
November 12th. VEN Ue AD AD aa 
32,014. '' Electric light installation for alternating current.“ Naamlooze 
Vennootschap Philips’ Glocilampen-fabbrieken, November 12th. (Holland, 
December Sth, 1919.) | { | 
32.034. Secondary battery plates or electrodes," Chloride Electrical Stor- 
age Co. (Smith) and E. W. Smith. November 12th. . 
32.069. Electrolytic apparatus for preparing hypochlorite solutions.” A. T. 
Masterman and D. Ms Rogers. November 12th.“ | | 
232.062. Filter for preventing injurious effects of diffusion: in galvanic 
batteries." F. Bormann and H. J. Glanzer (Bormann). November. 12th. 
32,003. " Batteries with compound electrodes.“ F. Bormann and H. J. 
Glanzer (Bormann). November 12th. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which me specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1910. 
3,294. *' Electric incandescent arc. devices." British Thomson-Houston Co. 
(General Eleciric Co.). March 4th, 1916. (132,694.) 


r 2918. 

57. „booking stoves heated by electricity.” R. Arno. 
1918. (1352,096.) 

478. l'ransformation of three-phase into’ practically constant direct cur: 
rents." O. M. Corbino. January Sth, 1916. 112,938.) 


2919. 


10,217. “ Methods of and means for reducing the lagging current on 
alternating current systems supplying induction motors and the like.” 
Н. A. L. Barry. April 24th, 1919. (102,703.) 

13.488. Electrical signalling lamp." W. T. Coulson and Optalyte, Lid. 
November 28th, 1919. (152,707.) ` 

14,008. '' Shade carriers for electric атр holders." V. Hope. June 10th, 


January 2nd, 


1919. (152,709.) 


14,614. Electric Татр holders." W. Hope. June 10th, 1919. (152, 710.) 

15,344. “ Repair or renewal of electric incandescent lamps.“ F. Harrison. 
June sth, 1919. (152,716.) s 

17,195. *" Electric light füttings." British Thomson-Houston Co. and H. C. 
Wheat. July 9th, 191. (152.727.) | 

17,210. * Searchlight and other projectors." Sir C. A. Parsons, E. Bennett, 
and H. Rowe. July 9th, 1919. (152,728.) 

17,516. '' Electrodes for electric welding, cutting, reducing, or like opera- 
tions.“ C. J. Holslag. July 12th, 1919. (152,733.) | ' 

17,686. * Manufacture of metallic filaments." British Thomson-Houston 
Co. (General Electric Co.). July lóth, 1919. (152.738.) 

17,790. '' Impulse transmitting devices for ues in connection with automatic 
or semi-automatic telephone systems," Automatic Telephone Manufacturing 
Co. September 13th, 1918. (152,495.) ' 

17,869. “ Telephone and the like systems and loading coils therefor.” 
W. P. Thompson (Compagnie Générale de Radiotelégraphic), July lyth, 1919. 
(152,745.) | ` 

17,973. '' Radio-navigational apparatus and the like." J. Erskine- Murray. 
July 18th, 1919. (152,758.) ` 

17,987. ** X-ray tube shields." British Thomson-Houston Co. (General 
Electric Co.). July 18th, 1919. (152,759) 

18,034. *'' Telephone transmitter." J. S. 
(152.761.) . ' 

18,248. '' Telephone systems." C. R. H. Arntzenius. August 19 Я 
431.58) p & 19th, 1918. 

18.254. Electric signs." F.“ A. Smith. July And. 1919. (152,781.) 

18.435. Electric condensers." Dubitier Condenser Co. August Ist, 1918. 
(130. 595.) 

18.437. Electric. condensers.” 
(140,045.) 

18. 468. High potential electric condensers.’ 
March 7th, 1919. (140,046.) | « 

18,492. *'' Negative and positive resistance vacuum tube devices especially 
for use in wireless telegraphy.” . J. Scoti-Taggart. July 25th, 1919. (Cog nate 
application 22,960 19.) (152.693. ` 

19,479. “ Modulating and transmitting systems for electrice signalling. 
Western. Electric Co. Western Electric Coa. August 7th. 1919. (152.8115) 

19.89 5. Galvanic batteries’ G. Fuller, L. Fuiler, and G. J. А. Fuller. 
August I3th, 1919. (152,818.) 

265.648. Electric water heaters" W. К. 
(152, M.) ' s : i 

27,085. Electric bells," J. C. Wrighton. and Edison Swan Electric Co. 
November 4th, 1919. (152.873. 

27.5%. Current collecting shoes for train control systems." H. Haddan 
(J. B. Regan). November 7th, 1919. 032575.) А 

28,762. *'' Electric dry cells.“ Burgess Battery Co. November 19th, 1918, 
(135 502.) 

28,845. “Electrolytic apparatus," A. E. Asheroft. July 91h, 1919. (Divided 
Appličation on 152,402.) 152.879.) : 

30.270. “ Switches for electric installations." A. Graf. May 16th, 1919. 
(143,492.) | ` 

31.057. Sparking plugs for internal combustion enitines which can be 
atiached and detached without the aid of tools," S. E, Tavlor, F. O. Ellis, 
and G. E. T. Archer. December. tth, 1919. (Cognaie application 4,812, 20.) 
(152, 880.) 

31,789. “Controlling electro-mechsnical power sets fer propelling vehicles 
and ships." Maschinenfabrik Oerlikon. November 3rd, 1919. 152.896.) 

323.792. t Feeding attachments for electrolytic cells. J. II. Levin. De 


cember Bist, 1919. (152,001) 
1920. 


H. Wade “(Booth Electric Furnace Co.). January 


Timmons. July 18th, 1919. 


Dubiher Condenser Co. March 7th, 1919. 


J. ubilier Condenser Co. 


зэ 


Cutler.” October Xith, 1919. 


811. “ Enetti furnaces.” 
Mth, 1920. (152.904..) 

2.398 “Sparking plugs for internal combustion engines.” H. E. Holloway. 
January 260b, 1920. 1152.909.) +. | 

$396. '' Wireless telegraph receivers," L. B. Turner. 
1920. (152.915.) 

5.051. Entercommunicating telephone stems.“ L. С, 
22nd, 1919. Divided application on. 140.561.) 142.917.) 

6.001. “ Heit and meosuring appliance. for electrical purposes.“ 
Schuckertwerke. September 12th, 1916. (139,422.) 

6. N. Sparking plugs for internal combustion motors.“ V. Bonde. 
December 20th, 1917. (139,816) 

7,044. Electric starting and regulating switches.’ C. J. Margerison and 
F. J. Shenton & Co. Mareh 13th, 1920. 152.265. 

8. 57. Amolifving stems comprising therinionie devices.“ Western Elec- 
tric Co. March. 28th. 1919. (141.033.) 

14.995. Electric signalling systems." 
99h, ТӘГЕ. 144.23.) | 

17.239. *'* Distributing: and draw-in boxes for electrical installations.“ A. 
Bakker and Bureau Voor Uitvinders, July 17th, 1919. (Divided application 
on 134.155. Addition to 134.195. (152.9492) : 

18.013. “ Apparatus. for (lectro-magcnetically extinguishing the are which: 
is produced on the breaking of an electrical circuit." F. Krupp Akt. Ges. 
June ilth, 1919. (145.715.) bee 

Pham len trormagnetic chucking device." F. Krupp Akt. Ges. June 
23rd, 1919. (147,590.) 


February 13th, 
Byyrave, July 


Siemens- 


* Western Electric Co. September 
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ТНЕ SEVERN HYDROELECTRIC 
| , SCHEME. 


Last week, with a metaphorical flourish of trumpets, 
the Ministry of ‘Transport published broadcast an out- 
line of the scheme which has been prepared under its 
ægis for the utilisation of tidal power on the river 
Severn. That such a scheme was under investigation 
had long been known, and the details were awaited with 
keen interest; not only does it represent by far the most 
important project for the utilisation of water power in 
this country, but also, if carried out, it will be the first 
instance of the harnessing of tidal power on a large 
scale in the whole world. The possibilities of such pro- 
jects have been exhaustively discussed from time to 
time in the technical Press, mainly from the engineer- 
ing point of view, but hitherto the conclusion has always 
been the same—namely, that while the idea is perfectly 
feasible so far as the engineering aspect is concerned, 
the enormous cost of carrying it into effect prohibits 
its accomplishment on а commercial basis, in the pre- 
sence of rival sources of power which can be developed 
at a lower cost. 

During the last few years, however, the situation has 
undergone a fundamental change. In the past the cost 
of coal in this country was so low that it was not com- 
mercially worth while to incur heavy expenditure on 
water power, and the demand for electricity was not 
so great that it could not readily be met with steam 
power.  Vested interests in relation to water rights 
constituted а formidable obstacle to private enterprise, 
and little assistance could be expected from the State, 
which displayed no interest in the development of our 
natural resources. The war has changed all that. 

Nowadays the cost of coal has soared to heights un- 
dreamt of in the past; the demand for electricity, 
doubled during the war, is constantly increasing; the 
necessity of husbanding our stores of coal, quite apart 
from any question of cost, has forced itself upon the 
attention of the nation, and the lessons of the war 
opened the eyes of the Government to the importance 
of promoting natíonal industries, developing natural 
resources of power, and supplying electricity in every 
district. The influence of the Board of Trade in the 
electrical field had always tended to retard technical 
progress and to hamper enterprise; without initiative 
or imagination, the Board erred always on the side of 
caution and conservatism, of myopic views and paro- 
chialism, and only under heavy pressure and with long 
delays could reforms be introduced during its régime. 

Now we have a live Ministry, advised by a Commis- 
sion of engineers of the highest standing, and controlled 
by an administrator of proved ability and wide com- 
mercial experience; initiative has taken the place of 
indifference, and timidity has yielded to courage and 
foresight. If the promise is fulfilled by performance, 
we shall confess that the fears we expressed lest electrical 
development in the hands of Sir Eric Geddes should 
be subordinated to the interests of transport were un- 
founded, and we shall congratulate the electrical 

-industry on having been endowed with a great leader. 

The project, described by the Ministry in somewhat 
florid terms, is one of the first magnitude, and we are 
not yet in possession of the details. That it will be 
very costly is certain—some say the outlay will be 30 
millions sterling—but а considerable proportion of the 
cost will be debited to the road and railway across the 
barrage. If we assume that the net cost of the power 
scheme is 20 millions, and that the output is as sug- 
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gested by the Ministry 500,000 н.р. for ten hours 
daily—say, in round figures, 1,200,000,000 units a 
year—and if we allow 7 per cent. interest and 3 per 
‘cent. depreciation on the cost, the capital charges will 
amount to £3,000,000 per annum, ог 0.44. per unit 
generated, without any allowance for managem:nt, 
maintenance, and repairs, or contingencies. It will 
be many years before the plant is fully loaded; more- 
over, the ten-hour day is somewhat optimistic, and in 
our opinion the capital charges alone will amount to 
more like 0.8d. than 0.4d. per unit generated, for years 
to come. The Ministerial forecast for the total cost 
is & little over a halfpenny per unit generated. It is 
unwise to be too sanguine, especially in the prediction 
of cheap electricity. | 

So vast a scheme is sure to be assailed with fierce 
criticism on the ground of extravagance. There is an 
extravagance that is parsimonious, and an economy that 
is open-handed, and— provided that the project has been 
thoroughly examined by competent engineers and has 
withstood all tests—we class the Severn scheme in the 
latter category. Space fails for further discussion of 
the subject, but we may conclude by expressing our 
hearty approval of the scheme in the main, so far as we 
have been made acquainted with its outlines. 


IN our issue of November 12th we 
The London referred to the manifold constituent 
County Council’selements which in London would have 
Scheme. to be included in a Joint Electricity 
Authority. We pointed out that the 
various undertakings in the area and the local autho- 
rities who would have to be consulted, and the County 
Councils, to say nothing of railway companies and 
consumers, would number over 150. The L.C.C. Special 
Committee on London Electricity Supply was evidently 
acutely aware of this fact when preparing its report, 
which was adopted by the Council on Tuesday. This 
report deals with the general outline of a scheme for a 
Joint Electricity Authority for Greater London. The 
report cautiously refers to the ''very great difficulty 
involved in producing an agreed scheme when regard 
is paid ‘‘to the varied interests of the numerous local 
authorities and undertakers concerned." Our misgiv- 
ings as to the unanimity which can possibly be expected 
from such a heterogeneous body are also reflected in this 
report. It is, in fact, a proposal for the London County 
Council to put forward a scheme to the Commissioners 
and leave the municipalities or anyone else to do like- 
wise. As the report very gently puts it, quoting Mr. 
Hume when he gave evidence before the wlectricity 
Commissioners recently with rgard to the Barking 
scheme: *' There would perhaps be certain questions of 
administration and finance which they (the company and 
municipal undertakings) would necessarily view from 
divergent standpoints, and as to which it might not be 
found possible to avoid the submission of different pro- 
posals." But however mildly the statement is phrased, 
it really means that the same old irreconcilable differ- 
ences ав of yore are cropping up between the various 
interests. 
The L.C.C. Committee has proceeded with the 
preparation of this scheme on the assumption that there 
will be supplemental Government legislation on financial 


matters before the time arises for the schemes to be 


submitted, and the report states that the crucial 
part of. the scheme is subject to its being ascer- 
tained that the ‘‘ heads of agreement ’’ meet with“ the 
substantial approval of the undertakers concerned.’’ 
These heads of agreement are: That the existing under- 
tukers ure to run the present plant in their stations 
until it is worn out, that in the meantime апу new 


plant is to be paid for by the Joint Authority and to 


be rented by the undertakers, and that at a suitable 
time the Joint Authority will purchase the buildings 
and sites, and so become possessor of the whole of the 
generating stations. There is perhaps some chance of 
a deal being done with the companies, as the London 
County Council is prepared to barter with them the 
L. C. C. option of purchase in 1931; that is, the L. C. C. 
is prepared to agree to extend the period. But what of 
the stations of the local authorities to which the London 
County Council can offer no quid pro quo? If existing 
undertakers give up their stations and rely partly at 
first, and solely afterwards, on supply in bulk by the 
Joint Authority, what price are they to be charged for 
the bulk supply? This price is to be determined ap- 
parently by the Joint Authority's expenses. It is 
pointed out in the Council's report that there is no 
absolute certainty that the undertaking will be self- 
supporting.“ The charges for energy are to be fixed, 
of course, with the view of making the Joint Authority 
self-supporting, which means that conceivably the 
charges for bulk supply might be higher than the present 
costs of generation. Further, there is a provision to 
be made that the Joint Authority shall regulate the 
charges of the undertakers so as to ensure that the 
Lenefits and economies resulting from the concentration 
of generation shall accrue to the consumers." The 
undertakers, therefore, seem broadly to stand to lose 
а good deal and have no chance of gaining anything. 
The case is the more serious since the new proprietary 
body which is to be called into being under the name 
of the Joint Electricity Authority is to consist of any- 
thing up to 30 members, which includes representatives 
of consumers and railway companies, апа possibly 
labour. It is intimated in the report that the London 
County Council might be called upon to take the major 
share in finance. The report points out quite candidly 
that ‘‘ there would be an element of risk in the advance 
or guarantee of loans by the Council." Local authori- 
ties and authorised undertakers will, of course, have 
power to give financial assistance. | 

We have given above merely a few of the points which 
show what highly complicated interests and conditions 
have to be settled, a process that must necessarily take 
a very long time. Whether the London County Council 
really intends this to be a serious scheme or not may be 
open to question. The report allays the fears of 
the Council on a most crucial point, and points an easv 
escape, when it says: ''In any event the Council will 
be free when the time arrives to decide whether or not it 
will come in as regards the rendering of any form of 
financial assistance to the Joint Authority." But if it 
does not give such financial assistance, it is quite 
obvious that the present scheme will certainly collapse. 


Wer publish an article in this issue 
on shop lighting, by Mr. E. Austin, 
with all the more pleasure because we so 


Glare. 


heartily endorse his remarks. We are constantly meet- 
ing with examples of shop lighting which can only be 
described as outrageous ; the high-pressure gas arcs“ 
were bad enough, but the brilliancy of the unshaded 
gasfilled lamps is excruciating. Worse still, we find 
these lamps in use for street lighting and outside public- 
houses, &c., with no sliades or reflectors whatever. One 
can stav out of a shop. but one must use the road—and 
publie lighting should be regulated by competent autho- 
rity. | 


In: a leaderette under this heading in 

An Unfortunate our last issue, reference was made to a 

Coincidence? circular issued by “© one of the leading 

scientific institut ions.“ of which copies 

had been received by members of the E. P. E. A. As those 

members of the Association who did not receive them 

may be in doubt as to the identity of the Institution 

concerned, we think it desirable to assure them that it 
was not the Institution of Electrical Engineers, 
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SOME time ago we referred to the de- 


Electricity sirability of those responsible for run- 
Supply ning any of the chief departments in 
Legislation. electricity, supply undertakings making 


themselves familiar with the provisions 
of the Acts which govern the industry. There seems to be, 
however, an. uncertainty in the minds of some as to 
which are the Acts in question. The Acts are contained 
in а very short list. The basal one is the Electric Light- 
ing Act, 1882 ; this lays down the chief statutory require- 
ments. Following this there is a very short one, the 
Electric Lighting Act, 1888, the chief feature of which 
is the revision of the terms under which a company 
undertaking becomes purchasable by the local authority. 
After 1888, peace reigned in the legislative world for 
some time. Then came the Electric Lighting (Clauses) 
Act, 1899. This. be it noted, is not a general Act—the 
important part is the schedule; this is a case where 
the tail wags the dog. The Act itself merely says that 
certain conditions are to be incorporated in all subse- 
quent Provisional Orders. It is really intended to 
regularise or codify Orders, and is not retrospective. 
Next comes the Electric Lighting Act, 1909, and lastly, 
the Electricity (Supply) Act, 1919, still hot from the 
oven. Scotland and Ireland have additional special 
Acts, and also London. In the last case there is the 
London Electric Supply Act, 1908, and the London 
(Westminster and Kensington) Electric Supply Com- 
panies Act, 1908; but these two Acts refer only to the 
thirteen London companies. Altogether, therefore, the 
onlv Acts which the general practitioner need trouble 
about are the five Acts first mentioned—the leading 
ones being the 1882 and the 1899 Acts. All of the Acts 
can be obtained from H.M. Stationery Office, Kings- 
wav. 

ONE of the first public indications of 
what may be expected to take plaoe when 
the definite Bill for the socialisation of 
electricity supply undertakings in Germany 
has been brought forward and passed has 
just been given by the chairman of an electrical investment 
company in that country. Ав is known, there are various 
investment companies in Germany which are connected 
directly or indirectly with the big manufacturing companies, 
and in this respect they act as feeders of orders to the latter. 
The activity of the investment companies has hitherto been 
devoted mainly to supply undertakings and tramways in 
Germany, and to some extent also in other countries, but 
manufacturing companies have been almost entirely left out 
of their scope. Now, however, this situation of affairs is to 
be reversed. Speaking at the recent meeting of the 
Gesellschaft fiir Elektrische Unternehmungen, of Berlin, 
when a resolution was adopted deciding to increase the 
ordinary share capital by 15,000,000 marks to 75,000,000 
marks, the chairman is reported to have stated that although 
there was no pressing need for new capital, it was necessary 
to have funds available for the future, as a consequence of 
the Socialisation law. This law would cause the loss of 
many of the supply undertakings owned by the company in 
the course of the next few years, whilst the remaining com- 
panies would require to be considerably extended. Not only 
so, but the directora had been compelled to resolve upon a 
transfer of their activity in the sense of extending their 
investments solely to purely manufacturing concerns in 
the future. The chairman naturally refrained from 
suggesting how the Socialieation law would affect the 
manufacturing companies in the matter of orders from the 
supply undertakings now controlled by the investment com- 
pany in question or by the other similar compenies in 
general. Apparently the manufacturing companies will 
lose their special preserves in this direction, and the work 
will be thrown open to competition among native firms. 
But as was shown years ago in the case of the secret agree- 
ment between the big firms, competition between them is 
merely nominal in the home market, and is aimed at the 
extinction of the smaller firm. 7 
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| On Saturday next week the period set 

LU ТЕ СИНЬ by the Electrica Power Engineers 
Association for the acceptance of the schedule of the 
National Joint Board comes to an end. That ite members 
will carry out their declared intention to cease work on the 
14th unless a satisfactory settlement is attained before the 
time-limit expires, we think, is not open to doubt; nor is 
it probable that the workers’ Unions will withhold their 
support to the E.P.E.A.—if any attempt is made to intro- 
duce voluntary substitutes into the power stations and sub- 
stations, indeed, it is a moral certainty that in accordance 
with Trade Union principles, the other Trade Unionists 
will promptly leave their poste. Apart from this, it is 


"obvious that without the aid of the technical staff, it 


would be hopeless to endeavour to keep the plant running 
in a large power station. | | 

It is clear, therefore, that the crisis is fast approaching a 
climax, and that unless effective measures are speedily taken 
to avert a general strike on the part of the Association, the 
country will be faced with an emergency of the gravest 
character. A complete stoppage of electricity supply would 
paralyse industry, and would subject the public to extreme 
inconvenience and no small amount of loss. It is to be 
hoped that the authorities are fully aware of the nature of 
the crisis and the merits of the case, which is, we believe, 
unique in character. To put the matter in a nutshell, the 
whole principle of the Whitley system is at stake; an 
award agreed upon by the representatives of the employers 
and of the employés on a National Joint Board has been 
contemned by the majority of the employers for a period of 
six months, and if it is not enforced the authority of the 
Board will be deatroyed—a consummation which, we fear, 
would not be unwelcome to some of the authorities. 

That the award is not unreasonable is evidenced by the 
fact that a number of authorities, both large and small, 
have already accepted it; apart from. that consideration, 
it is a fact that the advance conceded by the Board falls 
far short of the increase in the relative cost of living, and 
the salaries ruling before the war were notoriously 
inadequate in comparison with the services rendered, as 
our columns repeatedly bore testimony. We have no doubt 
whatever with regard either to the justice of the claim or 
to the determination of the engineers to gain their end. 
Steps are being taken in various quarters to find a way out 
of the impasse, but there is only one exit. We trust that 
the authorities concerned will realise the urgent necessity 
of swift action if a stoppage of supply is to be averted. 

Whilst on this subject, we may draw attention to one 
point in the programme of the Association which appears 
to call for reconsideration. It is understood that in the 
event of failure to secure the universal adoption of the 
schedule the Association will withdraw ite members, not 
only from the dissenting authorities’ works, but also from 
those of authorities which had already, or may then have, 
accepted the schedule. No doubt the Executive of the 
Association arrived at this decision after due deliberation, 
and on good grounds, but it is one which has aroused much 
adverse comment, and will press unfairly upon the willing 
authorities and the public that they serve. Surely this 
course is not necessary. We fail to see how it can be 
squared with the principle which has been definitely adopted 
by the Associdtion—namely, that stern measures should be 
taken only in the last resort, after all avenues of negotia- 
tion have proved to be blind alleys. We would appeal to 
the Executive, in the interests of peace and goodwill, to 
modify its policy in this respect—to recognise its friends, 
and to avoid estranging them by classing them with its 
enemies. 

In conclusion, we believe that steps are being taken 
towards the formation of a Court of Inquiry into the 
subject of this quarrel. We hold that such a Court should 
not be asked to adjudicate upon the terms quoted in the 
schedule ; to do so would be to undermine the authority of 
the Joint Board. But if a Court is constituted, we hope 
that, again in accordance with the Association’s rule of 
faith, the Executive will not decline to appear before it, 
and to assist in ite deliberations. By so acting it will 
prove the bona fides of ita attitude in the previous dispute, 
and will enlist public support in its favour. | 
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SEVERN 


TIDAL POWER: 


AN APPRECIATION. 


By THEODORE STEVENS, M. Inst C. E., M. l. E. E. E | | кшз и 


Tue Ministry of Transport will more than justify its 
existence if it carries to completion its ''Severn Bar- 
rage Road and Railway Scheme," thereby providing 
employment for years for thousands of manual workers, 
and developing industries in that distriot. 


The daily papers have stated the capital cost as over 
JU millions sterling. With a peak load of one million 


horse power and an output of half a million during ten 


hours each working day there will be eleven: hundred 
million kelvins for sale at the switchboard. Averaged 
over 24 hours the output is 155,000 kilowatts. For 
comparison, this average is about half the sum of the 
peak loads of all Greater London's existing electriv 
power houses. | 

The peak load factor is only l7 per cent., and if 
so low a factor were the maximum attainable, it would 
not pay to invest the capital. 

We want to examine a few words in the Ministry's 
memorandum, which read :— 

„The power available in the Severn dwarfs into in- 
significance all the other potential sources of inland 
water power within the United Kingdom put together. 

Obviously we are not now dealing with the Severn 
scheme, except relatively. The Severn power can be 
utilised near to the Severn, and there should be found 
uses for all the water poner available there sia: өне: 
where. 

Other potential sources of inland — power in 
the United Kingdom put together can supply a peak 
much greater than.one million horse power and a con- 
tinuous 24-hour load of more than half a million elec- 
trical horse power, at less total capital cost than 30 
millions of pounds sterling, and with “eggs not all 
in one basket." These other sources are not beset by 
what the Ministry's memorandum, at p. 4, calls ‘‘ very 
formidable difficulties inseparable from any attempt to 
harness the tides '' ; their higher heads, with less varia- 
tions in heads, allow smaller, higher-speed machines 
to give equal output at smaller capital cost per horse- 
power, resulting in lower fixed charges in the an- 
nual expenditure. There is no necessity to invest the 
whole capital at once in these other sources“; for, 
generally speaking, the large consumer can locate his 
new works near one of the waterfalls; while it will 
unquestionably be of advantage in ensuring continuity 
to interconnect the various power houses. 

Of course the Severn scheme must be developed as a 
whole, and years must elapse before the full output 
is completely taken up. During those years the interest 
on capital must form part of the unearned cost, which 
must be provided. 

The storages available with the ‘‘ other sources will 
be filled hy rain and gravity with no expenditure of 
energy ' pumping sea water into a beautiful and roman- 
tic valley.“ 

A pumping plant to maintain a flow through one 
tunnel of 1,200 square feet section would be large 
enough to pass fish, thereby “© improving the fishing ”’ ; 
but causing some inconvenience to the fish which fail 
to arrive at a fresh water lake after their journey. 
One imagines a specially designed structure after 
the likeness of a Greathead shield with trains of stan- 
dard gauge on two or more levels, automatic electric 
signalling, drilling, exploding, and loading plants, all 
in keeping with the “ largest tunnel of its kind in the 
world.” 

We prefer several smaller tunnels. | 

The Times seems to have assumed that. the Ministry's 
memorandum meant to say that the largest hydro-electric 
power installation in existence is 385,500 horse power, 
at Niagara. That total is made up of five separate 
plants in one financial amalgamation. 
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It is not reason- 


able to get so bad a perspective of Niagara's power. 
There are eight power houses at Niagara with 843,500 
installed horse power. 

. The average reader will be interested to know that 


the correct mean discharge of Niagara gives five million 


water horse power, so the Severn ''sinks into insignifi- 


сапсе " only relatively, because the Severn power 4s 
considerable, and England has need of it. Less than 
two inches depth of water over the surface of the lakes 
above Niagara run off uniformly through the 3,000 
hours is sufficient to. develop at Niagara the output 
specified for the Severn throughout a year. The area 
of the lakes above Niagara equals the areas of England 
and Scotland together. A summary of the existing 
electricity supply capacities, in the United 8 9ш will 
improve the perspective. 

The cost of generating a kelvin at the Severn is а 
little over а halfpenny," but the ‘‘ other potential 
sources of inland water power within the United King- 
dom ” would generate more power at less than one-third 
of a penny per kelvin (Board of Trade unit). 
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Electrical Times. Ministry of Other potential 
Table I“ Transport sources of water 


—— Costs of Memorandum, power within 
electric supplies Nov. 36, 1920, the United 
totaued. Severn scheme. Kingdom, 
Number of plants "ELE MEE — p 
Capital in millions qs 80 | 30 below 30 
Installed plant: millions . Я 
E. H.). S de 9 () [) 
Peak loads millions БУ | 
Е.Н.Р. 14 1 |. (9) 
. loads: millions 
0.36 0.15 0.45 
Millions of kelvins sold 
1919 2400 — — 
1 of kelvins for 
"n — .1100 3300 
Generating. cost d/kelvin vou) 0.5. below 0.3 
Load factor—per cent. ... 9 to 36 17 40 


There are insufficient data to enable one to under- 
stand the low load factor on the Severn, but the basis 
for our 40 per cent. was set out in the discussion on 
the Tata hydro-electric works before the Institution of 
Civil Engineers, December 3rd, 1918. | 

The essential condition to success in any of these 
schemes is the co-ordination of demand and of develop- 
ment of the water power. То leave the demand to 
develop after the barrage was completed would swamp 
the scheme with “© fixed ’’ charges, while the plant would 
be standing, rusting out, instead of paying its way. 
With reasonable foresight, works to consume the elec- 
trical output could be completed simultaneously with 
the hydro-electric plant, and the fullest advantage taken 
of the water available. 

High load factors. 85 to 95 per cent., are obtainable 
by producing aluminium, copper, zinc, and carbide. 
The highest load factor in the tables quoted above for 
existihg demands in the United Kingdom is Wolver- 
hampton’s, 36.73 per cent. To keep unit cost low we 
obviously must get the most out of the runnirig plant. 
The consumptions of energy per ton produced’ of the 
materials nanied may be quoted to show what offers the 
best load for a water power plant: — 


Kelvins per ton of material. Refining. Reduction. Melting. 
Nitrogen (fixation) — — 20000 to 70000 
Aluminium . ME — 33000 == 
Ferro-alloys zi — 4500 to 14000 — 
Abrasives. ae — 8500 26s 
Calcium carbide — 4500 222 
Pig iron from оге.. €: O00 to 3300 EM 
Aine... T "p A000 as s= 
Nickel 2c "a 3300 z= = 
Steel 600 to 1100 — — 
Copper EM 330 — — 
Brass ius x — 950 to 306 
Lead - - 130 — — 


We look forward to the early development of all these 


~ 


‘ 


water. powers in the United Kingdom as and when 
manufacturers and refiners want electricity or financiers 
аге ready to start new and profitable schemes, but not 
for the purpose of taking over nothing better than the 
existing lighting and small. power loads; moll 


LARGE TURBO-GENERATOR FAILURES. 
| Вт ''MECHANOLECTRIC." DTD 


REFERRING to the extract from Mr. F. D. Newbury’s 
article in & recent issue of Power, dealing with turbo- 
generator failures, it is of great. interest to note the 
considered views on the causes of failures experienced 
since 1913 in America. 

. In this country the writer has had an opportunity of 
going carefully into the causes of turbo-generator wind- 
ing failures, and the generally accepted reasons are 
detailed below. | | з 

Taking twelve different breakdowns that cover, more 
or less fully, a series of failures caused by an equal 
number of different reasons, the following goes to show 
that out of the twelve, only three can be attributed to 
operating or commercial runniag causes, the remaining 
ia are failures due to design and faulty workman- 
ship:— S 

(1) Atmospheric condensation on windings whilst 
machine was shut down; (2) overloading of rotor 
due to faulty individual machine power factor re- 
gulation; (3) machine not cleaned, spontaneous com- 
bustion caused by dust and oil vapour; (4) machine 
regulation too good, and windings unable to stand 
short circuits; (5) defective rotor band; (6) eddy cur- 
rents in heavy joints in stator windings resulting in 
defective joints; (7) surges between stator bars in 
parallel; (8) loose iron in stator core; (9) short circuit 
in rotor winding causing heavy out-of-balance; (10) 
defective insulation of stator windings; (11) defective 
jointing, poor workmanship, and (12) insufficient sup- 
port to stator end windings. 

In the case of (1), the machine was in regular com- 
mercial operation, and in the course of ordinary opera- 
tion was shut down for a period of a few days for minor 
attention to details on the steam end; the generator 
became damp, due to atmospheric condensation owing 
to the sudden change in the temperature of the air sur- 
rounding the machine, and the amount of moisture being 
considerable, the inachine broke down on being run up 
to voltage for the first time. The fault was a break- 
down between turns on the end connections causing a 
fierce аге which set fire to the insulation, necessitating 
a complete rewind. 

In the case of (2), the fault lay in careless operation 
due to neglect in observing the individual power factors 
of several machines running in parallel, the machiue 
on which the failure took place having its rotor con- 
siderably overloaded, resulting in damage to joints in 
the rotor winding, making it necessary to rewind the 
rotor completely. 

In (3), the winding of the stator burst into flames 
at one point without any electrical fault, and on ex- 
amination it was noticed that there were signs of very 
slow combustion having taken place in the corners of the 
clamping blocks where there was а collection of dust 
and oil. This evidence of combustion was clearly in- 
dicated in similar places all round the end connections, 
the dust having carbonised to an extent sufficient to 
warrant the theory that the slow combustion had been 
eventually fanned into flame by the forced draught 
ventilation. On taking off the clamps this carbonisa- 
tion was clearly marked, which goes to show the neces- 
sity of keeping dust and oil vapour out of machine 
windings where the running conditions do not allow 
of the machines being cleaned at regular intervals. 

In (4), the machines were specially designed to give 
the best possible regulation. . The rotor fields being com- 
pensated, the result was, on heavy shorts“ or faulty 
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synchronising, the strains on the windings were so great 
that breakdowns occurred on every occasion when heavy 
current surges were observed; the generators would give 
approximately 40 times full load current momentarily 
on shorts adjacent to the machine. With these 
strains the windings were distorted, and breakdowns 
occurred between turns both from damaged insulation 
and voltage peaks. The cure for this trouble was ex- 
ternal reactance to-reduce the heavy current surges on 
shorts, &e. . | 

The wire band on the rotor, in case (5), worked loose, 
fouling the stator end-connections, caüsing an electrical 
fault which set fire to the insulation on the end winding 
and compelled a complete rewind. | 

In the case of (6), the stator. winding was one bar 
per slot with а normal full load current of 3,000 am- 
peres; this indicates the size of the joints qn the end 
connections. These joints became overheated by eddy 
currents, and it was found impossible to keep them 
perfect with the area required in one section, so the 
winding had to be changed to а number of insulated 
bars in parallel. 

The fault in case (7) occurred after the alteration as 
mentioned in (6). With the multiple insulated bars 
in parallel it was found that current surges induced 
high voltages between bars paralleled, and the resulting 
arc set fire to the surrounding insulation. 

In (8), the failure occurred in the slot about 12 in. 
in from the end of the stator iron. Around the point of 
the fault were loose laminations which appeared to 
have been vibrating to an extent sufficient eventually to 
cause the teeth to break away, the loose teeth damaging 
the slot insulation sufficiently to cause а breakdown in 
the slot. | 

The failure іп (9) was due to the generator rotor in- 
sulation giving way at а point of maximum potential 
difference between turns at а cross-over in the winding. 

In case (10), the fault lay in the general deterioration 
of the insulation of the stator winding due to insuffi- 
cient mica, the deterioration being rapid on account 
of excessive iron loss.. This type of failure is fortunately 
rare, if not now entirely eradicated, due to the experi- 
ence gained with different kinds of insulation. 

Failure (11) was clearly due to defective jointing of 
the end connections, as on examination by opening out 
the undamaged joints it was seen that the parts had 
not been carefully tinned before sweating up in position. 

No. (12) was due to badly designed end clamps, the 
arrangement not being stiff enough on short circuits to 
stand the strains even with short-circuit currents limited 
to seven times full load current; a feature which is 
now eliminated, as much valuable experience has been 
gained during the last few years, and the method of 
coil support is more or less the same in machines built 
by different manufacturers, the importance of supports 
of sufficient strength at the right points together witn 
reduced short-circuit current values being fully realised. 

From the above it appears that the greatest number 
of failures are caused by defects in manufacture, 
so that to reduce failures to а minimum manufacturers 
cannot be too careful in selecting materials, and in 
watching the workmanship put into the building up of 
the machine. The human element controls to a very 
high degree the immunity from failure. The writer 
feels that manufacturers err in not having sufficient 
supervision of materials and workmanship during the 
process of manufacture, so that the most successful plant 
will be that which is built under the right supervision, 


/ . 


А 1-H.P. Water Tap!— The French scientist, M. 
Colardeau, spurred by the high price of fuel and difficulties of 
obtaining supplies, presented to the Academy of Sciences. on 
November 15th, an account of his experiments with the domestic 
water tap. His conclusion is that this humble, but useful, house- 
hold appliance is capable of furnishing 1 H.P. to drive an attached 
turbine and miniature dynamo. The device would come into 
action every time the tap was turned on, and the electrical energy 
generated would be stored in a battery of accumulators, to be used 


-later for domestic purposes,” so he says. 
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THE DISTRIBUTION OF ELECTRICITY. 
By W. B. WOODHOUSE, M. I. E. E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL 
ENGINEERS.) 


THE economical development of an electricity supply system may 
be divided into two stages : first, the development from a number of 
isolated nuclei, next the association of these into a compound 
organism. This second step is engaging the attention of engineers 
in all industrial oountries at the present time. The general problem 
is to provide on a national scale, with reasonable security and 
satisfactory servioe, a supply of electricity to all classes of oon- 
sumers at a minimum cost. The first consideration is that of the 
area of supply, whioh will determine the total amount of power to 
be provided and the maximum distanoe of transmission that may 
be necessary. 

The economic development of any such system must take into 
account the factor of time in relation to capital expenditure. 
Development, human and industrial, is а matter of gradual growth, 
and consequently the consideration of а complete acheme withont 
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regard to the stages of growth may lead to false economic con- 
clusions. Оп these grounds the development of а national 
distribution system from existing industrial areas and the intro- 
duction from time to time, as the need arises, of higher and higher 
working pressures, are more likely to be economically justifiable 
than the immediate adoption of the highest pressure necessary for 
the country as a whole. A step-by-step development, it will be 
seen, is consistent with economy, both ultimately and duriog the 
early period of development. Throughout this paper the assump- 
tion is made that a nominally oonstent-pressure three-phase 
alternating-current system of supply is adopted, and that each 
change of pressure referred to above will involve transformation. 

The area of supply and the approximate total demand being 
known, it is necessary to consider the sources of supply before the 
consideration of distribution can be proceeded with further. If 
coal be the source of power no separate consideration of such 
matters as fuel economy, generation costs, or transmission costs 
can determine the solution of the problem without reference to the 
final test of cost to the consumer. It does not appear that there is 
а superior economical limit to the size of a power station. On the 
other hand, the transmission of electricity is, from an economic. 
point of view, not a virtue, but an expensive necessity. 

Apart from limitations imposed by the circumstances of the site, 
the economical limit to the size of a coal-fired station is determined 
by a condition external to the station—namely, the density of 
load in the area to be supplied. Provision must be made for the 
transfer of energy from one centre to another from time to time, 
in addition to the pormal needs of distribution. The adoption of a 
system of interconnected stations aboliehes the necessity of placing 
the stations in the centres of areas of heavy demands. | 

A statement of the number of users and of their average 
demand is insufficient to enable the main technical considerations 
of distribution to be determined, апа it is advisable to consider 
consumers in classes according to the nature and amount of their 
use, Broadly, a division into three classes їз sufficient :— 
(1) Domestic and small power users, 0-50 RK. v. A.: (2) factories, 
mines and workshops, 50-2,000 RK. v. A.; (3) users of over 2,000 K v A. 

Consideration must be given principally to the industrial areaa 
of the country in which the bulk of the demand will arise ; the 
supply to other areas will not substantially affect the decision as to 
the situation of the stations or the manner of distribution to the 
industrial areas. 

For & national system of the magnitude required for this 
country it is economically necessary to employ three or more 
pressures: the firat, that required for detailed distribution to small 
users. The limitations imposed by the nature and use of the con- 
suming apparatus such as lamps, heaters, cookers, and small 
motors, are considerable, and pressures of from 100 to 250 volts 
have been established for this class of use. The second pressure is 
that required for power distribution to factories, workshops and 
detail distribution centres. 

If, as in some districts, a large number of power users of from 
10 to 100 K. v. A. are found, as well as a class of larger power users, 


Load in kVA 


it may be economical to introduce two power distribution pressures ; 
for example, the 2,000 volts and 10,000 volts which the author has 
adopted in Yorkshire. The justification for a pressure inter- 
mediate between the main power distribution pressure and the 
detail distribution pressure may arise in districts of totally 
different character ; for example, a straggling village and a dense 
office quarter. The third pressure is that required for the inter- 
connection of generating stations and for that form of distribution 
which is usually called transmission ; it will be decided primarily 
from a consideration of distance and number of feeding points, 
but will be subject to definite practical limits imposed by the 
natare of the mains. 

The relationship of the three or more systema indicated above 
raises a number of interesting questions about their method of 
protection. 

The extent of interconnection or network will depend on the 
nature of the transmission system ; the limiting condition would 
be the complete interconnection of the power-distribution system 
throughout the whole area with protection such as is afforded by 
the Merz-Price or kindred device. In such a case, however, it 
would seem inadvisable to interconnect the higher-pressure trans- 
mission mains of the system. The solution most favoured is the 
division of the power distribution network into a number of 
sections each of 20,000 k. v. A. or more, and fed from an inter- 
connected transmission system. | 

The introduction of various pressures of supply calls for trans- 
formation of pressure at а number of points and for а large 
expenditure on switchgear and transformers and sub-stations, which 
must be taken into account when considering the compromise 
between expenditure and efficiency which represents the maximum 
economy. | 

Each transformation and each interconnection must produce 
advantages which justify the expenditure, or the result will be an 
inorease in the cost to the consumer. А general expression for 
capital expenditure on the various parts of the distribution system 
will take a simple form. The cost per mile of a cable i» situ may 
be expressed as :— 

Ac + Be (area of core) + Ce (А vy, 
where k v is the working pressure in kilovolts and A, B, and с are 
constants. For example, the oost of three-core cables designed for 
working preesures of from 6,600 to 66,000 volts have been 
analysed and are plotted in fig. 1 for comparison. Those for from 
6,600 to 22,000 volts are based on. costs in 1907; those for 
higher pressures are based on estimates of present-day costa. 

The cost of overhead lines may be analysed in & similar way, . 
though with such apparatus the increment of cost with seotion of 
conductor is much more nearly that of the metal used than in the 
case of cables. Within the limits of a particular type of oon- 
struction the increment of cost with pressure is less rapid than in 
the case of underground cables, and the expreasion of coat per mile 
would more accurately be expressed in the form :— 

Ay + Bo X area + C, ( v) + D, (® vy. 

The choice of pressure for an overhead line depends, however, 
on considerations of the nature of the country to be crossed and of 
reactance and pressure regulation. which have greater weight in 
the final decision than when making the choice for underground 
cables. 

The cost of a transforming sub-station depends on the number 
and output of the transformers, on the type and number of mains 
brought into the sub-station, on the primary and secondary 
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pressures and on the maximun power in the supplying system. 
The equation of coat for the sub-station ав a whole takes the 
form :— 

Cost = A. + н. (kv А) + c, (АУ), У 

The determination of the economica! current density in distri- 
buting mains and of the economical pressure of supply involves a 
consideration of the total losses in the distributing system during 
the period of time taken as representative. 

The losses may be subdivided into:—(1) Resistance or copper 
losses; (2) magnetis or iron losses; (3) dielectric or leakage 
losses. 

'The limiting conditions of load variation for any particular load 
factor and for the same maximum load are :—(1) Sustained 
maximum load for a fraction of the time equal to the load factor ; 
(2) momentary maximum load and sustained fractional load 
equivalent to load factor. : 

Expressing the losses at full constant load (unity load factor) 
as 100 per cent., the losses for any load factor produced as in case 
(1) are proportional to the load factor, and in сазе (2) proportional 
to the square of the load factor. Fig. 2 shows the variation of 
loases with load factor in these limiting cases; for load factors of 
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from 0°25 to 0°6, such as arise in practice, there is a considerable 
difference in the amount of the loases. To simplify the calculation 
of these losses it is n to consider the time variation of 
load or shape of load curve likely to be met with in practice. 
Comparison of load curves is facilitated by replotting the ordinates 
representing load (and proportional to the current) in order of 
descending magnitude (see fig. 3). Having thus simplified the 
load curve, the losses corresponding to any variable load of this 
5 гү. һе ык у жш. S ge E approximately the 
e wee e load factor u i - 
sidered and the losses is :— FR 
L = } (в +F), 
where L = losses as a fraction of the losses at sustained full load, 
and к = load factor as a fraction of unity. The graph of this is 
set out in fig. 2 (3), where it may be compared with the rela- 
tive losses under the limiting conditions referred to aboye. In the 
generality of cases analysed, the load factor of the losses is some 
16 per cent. leas than that of the load. It follows that the cost 
per unit of energy lost is greater than the average cost of energy 
5 
e cost of providing a supply of electricity for a consumer may 
be divided into three parta - production or working charges, 
administration or management charges, investment or capital 


oharges. Let the annual charge per k. v. A. be s pounds and the 


charge per kelvin be b pence, then at load factor F, the cost per 
K.V.A. is equal to :— | 
в + 36˙5B ) Fi. 


The cost of energy after transformation or transmission is not 
accurately expressed in this form, but may be expressed as :— 


81 (1 + c) t 36'b UN Fi, 


where cis a term dependent on the expenditure independent of demand, 
and /, the cost per kelvin after transformation. This equation is 
only true within the limits of a particular type of construction and 
a particular class of supply, but by adopting values of s, », and c 
appropriate to the particular olass of user under consideration, 
equations of similar form will express the cost with a close degree 
of accuracy. Diversity of incidence of demand must also be taken 
into account; in other words, the load factor of each section of 
the system must be evaluated separately and diversity allowed for 
in their combined demand on the stations. 

The calculation of the annual cost of energy wasted having been 
made, the expression for economical size may be arrived at :— 
Let P = cost of losses in pounds per annum per kilovolt-ampere of 
maximum load, 9 = annual capital chargss on the increment cost 
of a mile of cable-per square inch of conductor, а = section of each 
conductor in square inches. Then for the case of a three-core cable 
the annual cost of losses per mile = 0'000128 PI/a = Q4. From 


which the current density 1/2 = 884 Ve. The ratio 1/ is the 


economical current density, and considering copper losses only, this 
is independent of the size of conductor and of the pressure of 
working. To facilitate calculations a curve may be plotted from 
the equations set out above connecting the value of P with the 
system load factor к. For copper conductors the pressure-drop per 
mile is approximately E, = 6'23 У о/р. In the simple case of a 
rectangular network, the load per unit area p is assumed equally 
distributed between N sub-stations. Assume that the area A is 
square, with sides в miles long, and that the distance between sub- 
stations is D miles, The load per sub-station by definition will 
equal pA/N = pD’. The cost of sub-stations will vary with the 
number and size. the total cost decreasing with the number. The 
coat of mains will vary with the route length and with the weight 
of copper. The route length of mains will be L = (в — D)2R/D = 
эв (VN — I). 

The total weight of copper in the network is proportional to the 
length of each section, the number of sections, and the average load 
per section, or to (N — 1) рАВ|2х. 

As the number of sub-stations is inoreased this expression 
approaches a limiting value in which the weight of copper is equal 
to that necessary to supply the total load concentrated at a 
point distant from the feeding point by half the length of aside 
of the square,or j R. It must not be overlooked that to increase 
the distance between sub-stations involves a corresponding addi- 
tional expenditure on mains from the sub-station to the consumers ; 
considering only the copper in the networks, the variation of 
weight with the number of sub-stations is not great, and the 
decision ав to the most economical number is practically 
independent of the item of weight of copper. 

The maximum section of conductor and the consequent overall 
diameter of the cable are limited by considerations of transport 
and handling, such as the maximum diameter of cable drum and 
the liability to crack the insulation by bending the cable. 

From the data available it would seem that three-core cables of 
the same type of construction may be obtainable for working 
preasures up to 60,000 volts, and that the present methods of con- 
struction limit the size of conductor to about 0'25 sq. in. section 
for the highest pressure. If it be necessary to consider the use of 
cables at a still higher pressure, a single-core cable, being free 
from some of the limitationa of three-core cables, may be adopted. 

The cost per kilovolt-ampere tranemitted by a cable per mile of 
route may be derived from the expression for the cost of cable per 
mile and that for the economical current density. In fig. 4 the 
cost per mile of a cable is plotted against rated pressure. The 
tangent (0 P) to the curve from the point o will meet the curve at 
a point P whose abscissa is the pressure corresponding to minimum 
cost. Actually, however, the current density must be reduced as 
the rated pressure is increased, and the economical pressure is 
correspondingly less, A further consideration arises here, namely, 


the increased cost of transformers and switchgear as the pressure 
is increased. P | 

The cost of overhead lines per kilovolt-ampere transmitted is 
not likely to increase as rapidly asthe working pressure, and, there- 
fore, on the score of capital expenditure there is no economical 
limit to the pressure which may be used. In such case the limit 
will be imposed by а consideration of :—(1) Minimum size of con- 
ductor required for mechanical strength; (2) subdivision of 
cirouits necessary for security of supply ; (8) limitations imposed 
by capacitance, regulation and leakage losses ; (+) increment cost of 
sub-stations with higher pressures. | 

It appears probable that, without the necessity for new types of 
cable, main transmission by means of underground cables is feasible 
for many industrial areas such as exist in this country and, pro- 
vided & reliable cable can be obtained, the advantage should lie 
with this method of transmission, Should, at a later date, a 
higher pressure be required for the economical extension of the 
aystem of supply, а further system of mains at the higher pressure 
could be superposed and applied to the existing systems. 

The conclusions finally reached from a consideration of all the 
conflicting conditions are :—(1) Three or more pressure systems 
are necessary for economy ; (2) the detail distribution pressure is 
fixed by considerations of use; in this country a single-phase 
pressure of from 200 to 250 volta is established ; (3) the size of the 
distributing sub-stations is determined by the density of loed and 
the size of power users' installations ; (4) the distance between 
these sub-stations depends primarily on the detail distribution 
pressure; the sub-stations should be as widely spaced as considera- 
tions of  pressure-drop permit; (5) the main distribution 
pressure is determined by the number of sub-stations in 
the area, the total load, and the economical balance between 
expenditure on mains and on sub-stations; in industrial areas in 
this country а pressure of 10,000 volts has been found to be econo- 
mical; (6) the extent of each power distribution network may be 
reduced with economy as the load develops and the size of sub- 
stations increases; (7) the transmission pressure is primarily 
determined by a consideration of pressure-drop and total power ; 
no advantage is gained by exceeding a minimum fixed to meet 
demands anticipated to arise in a period determined by the rate of 
growth of load ; (8) main gub-stations are determined in number 
by the load on the power distribution networks and the pressure of 
distribution, as well ав by the number of generating stations. 


; Discusstox IN LoNDON. | 

Mr. Li. B. ATKINSON, president, in calling on Mr. Hunter 
to open the discussion on the foregoing and Mr. Kapp's paper 
(which will be abstracted in our next issue), said he thought 
they were very opportune, und would provoke much useful 
discussion of problems which they were now encountering in 
connection with the national scheme of electricity supply. 
He urged members to discuss both papers generally, and to 
confine their remarks as little as possible to tariffs, as they 
would shortly have an opportunity of fully discussing that 
subject. 

Mr. P. V. Henter thought that Mr. Woodhouse's state- 
ment that “© transmission of electricity is, from the economic 
point of view, not a virtue but an expensive necessity," might 
have been differently put. The speaker thought he could 
have put another complexion on the matter. The best posi- 
tion for the power station determined the length of transmis- 
«jon distance, and it was by the use of cables that they were 
enabled to build the station on the best site. The author's sug- 
gestions with regard to transmission pressures were probably 
correct, but later he stated that that consideratidn did not 
decide the main transmission pressure to be used. In reality 
the distance of transmission did not enter into the choice 
of the cheapest voltage to transmit K.V.A. per mile. The 
speaker's opinion was that any pressure likely to be adopted 
at present would be capable of dealing with any transmission 
distance likely to be necessary in this country without liter 
alteration. He did not think it was sufficiently realis:«l that 
the choice of pressure for an overhead line was чийе a 
different proposition from the points of view of service renuered 
and pressure drop. He was pleased that the author had 
revived the matter of variation of losses with load f».tor 
(fig. 2); it was of much importance, and they did not hear 
sufficient about it. With regard to dielectric losses, they :.".l 
no, or very little, effect on the limitation of current. Such 
a statement did not agree with the fipures given by cable 
makers, but the losses were very small and would probably 
not exceed 9 per cent. of the copper loss. Cable makers did 
not know very much about the subject, and so they were 
not prepared to take risks when dealing with high voltages. 
Mr. Kapp had introduced several novelties into his paper. 
The speaker entirely agreed with his statements about the 
design of good networks being more of an art than а science. 
and just as an artist's success depended on his experience so 
would the design of efficient networks result from experience. 

Mr. Н. M. Sayers explained, with reference to Mr. Kapp's 
examples of the variation in the cost of distribution, that 
the cost would be proportional to the radii of the areas of 
distribution. He thought that the author's figure for the 
cost of generators, transformers, and distributing system of 
£15 per k. v. A. of maximum load was too small, and should 
be increased to over £18. He characterised it as extraordinary. 
that a paper dealing with the subject which Mr. Kapp had 
chosen should contain no reference to Lord Kelvin's law, in 
fact, the author rejected the law entirely, and maintained 
that the limiting factor was the heating of the cables, His’ 
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reason for doing so was apparently the possibility that for 
E.H.T. cables Kelvin's law would give a higher current density 
than it was safe to work with. But was that assumption 
correct for a pressure of 6,600 volts? However, the results 
obtained from Kelvin's and Kapp's methods would not differ 
very much in reality ; it was a question of fixing the limiting 
pressure above and below which the two laws should be 
applied. At the same time the problem of the heating of 
° cables was of much importance. | 

. Major А. M. TAYLOR, in connection with transmission pres- 
sure, disagreed with clause 7 of the author's conclusions, 
because it suggested adopting the lowest pressure of trans- 
mission which would satisfy the requirements of pressure 
regulation for the period chosen. It was Mr. Taylor's belief 
that they must adopt the very highest voltages practicable, 
even if they seemed to be in excess of the demands imme- 
diately foreseeable. He emphasised the importance of tie lines 
for power transfer purposes between stations at even con- 
siderable distances apart. This was being espec'lv empha- 
sised by the American Institute of Electrical Engineers, and 
was taking a concrete form in the Washington-Bostor trans- 
mission line. The author's figures for а 33,000-volt trarismis- 
sion were not materlally different from figures which the 
speaker had obtained from another source. viz., £0.4 p^r 
K. v. A. per mile, and he believed that if tl ey could, by the 
use of single-phase underground cables or othe means, raise 
the voltage to 100,000 volts, the cost could be brought dewn 
to £0.2 per K.v.4. per mile. Working on that figure, the 
cost of a 60-mile tie line, intended to carry 30 per cent. of 
the output of the station in an emergency, would, on a 
35 per cent. load factor basis (of the tie line), work out to 
about 0.03d. per unit for the standing charge. If the 100,006- 
volt cable were not forthcoming, a combination of overhead 
line and underground cable would give even lower figures. 
There were stations in this country which at the present 
moment were so handicapped for generating plant that thev 
could probably take on a 30 per cent. additional demand i 
available, that was, a 30 per cent. additional revenue would 
be available for paving for the tie line. Added to that, the 
effect of running the whole of the generating station plant 
for months together hopelessly overloaded must unquestion- 
ably materially shorten the life of the generating plant, if it 
did not even precipitate actual breakdown; therefore, an 
extra depreciation charge on the generating plant must be 
credited to the transfer line, which would save such a con- 
dition. Makers of three-phase cables could not use 66.000 
volts without incurring a maximum potential gradient of at 
least 45,000 volts per centimetre, and more probably 50,000 
volts per centimetre. Clark and Shanklin’s tests (American 
I.E.E. paper, 1919) showed that the resistivity of the insulation 
began to decrease very rapidly when a maximum potential 
gradient of over 23,000 volts was incurred. Cable makers 
must be taking considerable risks in offering 66,000-volt cables, 
or else Clark and Shanklin's tests were wrong. The latter’s 
figures were, however, confirmed by Hochstadter in 1915. On 
account of the shortness of time at his disposal, Mr. Tavlor 
reserved further remarks for the next meeting. | 

A speaker whose name was missed referred to the merits 
and demerits of overhead v. cable systems, and questioned 
whether an underground eable was ever justified on the 
ground that an overhead line was cheaper. The rate of 
increase of the cost with the increase of pressure was less 
for an overhead than for a cable line; the cost of an overhead 
line could winder certain conditions be reduced to one-quarter 
of that of a cable line. The safetv of an overhead line 
depended on the size of conductor and on the length of span. 
The length of span also effected the choice of the size of 
conductor, and also governed the cost and voltage of the 
line. The speaker showed a lantern slide to indicate bv 
means of curves the comparison between the cost of various 
types of transmission lines. 

The meeting was then adjourned until December 9th, when 
the discussion on both papers will be resumed. 


— — 


© DISCUSSION АТ NEWCASTLE-ON-TYNE. 


Mr. W. В, \оорносѕе read his paper at a meeting of 
the North-Eastern Centre at Newcastle-on-Tvne, on November 
2nd. Mr. J. R. Beard, chairman, presiding. 

Mr. Толіку, who opened the discussion, thought that 
on the North-East Coast they had seen that ‘ step by step“ 
development was on the wrong lines; a broad view must 
be taken in laying out a system. Their chairman (Mr. Beard). 
in his address, had dealt with that point, and suggested that 
there was a danger in considering national supply that step 
by step development might be carried too far, and that a 
scheine might be considered on much too parochial lines. 
The speaker suggested that very considerable expense and 
confusion might be caused when considering the development 
of a system arranged on step by step lines, as changes would 
have to be made, and the alterations might cost more than 
if the system had been laid out at the outset with a broader 
view to the future extensions. He agreed that a number of 
different pressures were required. The question of time with 
regard to load factor was a point which he thought should 
һе more particularly considered when arranging tariffs. He 
did not think that sufficient thought had been given when 
fixing tariffs about the time when a consumer's maximum 
demand came on to a system. The cost of large stations was 


not much less than the cost of running independent stations ; 
when they got above 100,000 kw. there was very little de- 
crease in cost. 

Dr. BowbEN also referred to the step by step development, 
und said that while it might not be the best course to adopt 
when taking the broadest view, it was the best policy at the 
moment, as they were now suffering from artificial, inflated 
prices, and these must necessarily fall; he would be а very 
bold man indeed who would go on with & very big scheme 
now. Dielectric losses were about set off by the copper 
losses, so that in most cases it was sufficiently correct to take 
the losses as about constant. On these matters he thought 
they might get a little more data from the cable makers 
than they did. 

Mr. VERNIER agreed generallv with most of the author's 
conclusions. The most debatable pomit, in his opinion, was 
that of the step by step development. If it could possibly 
be done it seemed to him that the broadest possible view 
that cash would allow should be taken at the outset. On the 
North-East Coast they used 90,000 volts, they were pioneers 
in adopting that pressure, but now they would be very glad 
to have something higher. The question was: What pressure 
were they going to take as the outer limit for the possible 
development of the district? If they took a medium pressure, 
something higher than they had, but not higher than they 
anticipated, they might regret it in less than ten years. He 
thought their chairman made a valuable suggestion when 
he proposed that the Electricity Commissioners might assist 
financially, so that undertakings might take & long view 
when designing schemes. They did not want to make any 
decision that might be wrong or might be regretted in the 
future. He could not reconcile with his own figures Mr. 
Woodhouse's statement with regard to the extra cost of in- 
sulation being '' proportional to the square of the pressure; 
the eost was nothing like the assumed cost, and he certainly 
disagreed, for the cost of extra insulation between pressures 
of 6.000 and 30,000 volts was certainly not proportional to 
the increase of pressure. A very interesting statement about 
the dimensions of high-pressure cables was that which stated 
that 0.05 in. was & minimum section for pressures above 
10.000 volts. He instanced a case where a cable 0.0225 in. 
in section was used for 20,000 volts. Оп dielectric losses. 
unfortunately, not so much work had been done as the 
importance of the matter warranted. At the same time 
something had been done in the way of research, but not 
vet sufficient to justify publication, and they hoped to get 
it done next year. 

Mr. WOODWARD expressed the opinion that the real answer 
to the question about the desirability or not of the step by step 
development was to be found in the point of time. One of 
the difficulties of scheming a svstem was the great amount 
of capital that had to be expended before any revenue began 
to come in ; a large portion of that had to go into the ground 
in the network. 

Mr. PRAGNELL said that, in dealing with the load in indus- 
trial districts, not much consideration was given to the pos- 
sibility of levelling up the load curve. He would even go so 
far as to suggest the drastic splitting up of hours, and co- 
operation between users and the supply authorities so that 
they might regulate the dinner hours. as well as the starting 
and finishing hours, so that the load might be more evenly 
distributed. Regarding high-pressure cables, he referred to 
the difliculty of dealing with very large cables lest in the 
bending. or unwinding, the insulation should be broken. 

Mr. Стотнікк drew attention to the fact that the cost of 

protective gear did not greatly increase with the increase of 
pressure. He submitted a chart showing that the cost of such 
gear only increased from a figure of 3.75 to 4 between voltages 
of 3,300 to 60.000. 
Mr. W. B. Woopnuousr, in the course of his reply, said that 
it was for purely financial reasons that step by step develop- 
ment was suggested. He urged the imperative need for due 
regard being paid to the financial side of the undertaking. 
They must spend their money wisely. and get the utmost 
value fór it. He did not think that in their entire historv 
there had ever been a greater need for economy of capital. 
He disapproved of the suggestion of money being provided 
free of interest, it would not be good for any industry, and he 
did not think they were likely to get it. | 
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Japanese Railways.— A large eatimate for work in 
connection with the electrification of the Japanese State rail- 
ways was voted some time ago. In this connection the 
Swedish Commercial Attaché at Tokio reports having been 
informed at the Ministry of Railways that it is intended to 
convert from 500 to 700 miles to electric traction during the 
next five years, starting with the lines leading into the capital. 
It is proposed to ask Parliament to grant a further esti- 
mate for a considerable sum so that adequate funds will be 
available for the execution of the programme in question, and 
a generating station of 110,000 Kw. is to be built for the pur- 
pose. No definite decision has been reached regarding the 
system to be adopted, but it is proposed to send the chief 
engineer to the State Railways to Europe and the United 
States next year on a tour of investigation, and the engineer 
is said to consider it probable that it will be necessary to 
place large orders for plant in other countries. 
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. THE PROPOSED SEVBRN. BARRA dE. 


A 500,000-H.P. TIDAL SCHEME. ` 


Tak scheme fdr impounding the tidal waters of the Severn 
estuary which 1s dealt with héreunder has long been pro- 
jected, and appears to be the first scheme of its kind that 
has been worked out in some detail for the purpose of utilising 
ocean tidal energy to: generate’ electricity. Our’ information 
is ubtained from the broad outline of the oflicial scheme which 
has been issuéd by the Ministry of Transport, but it should 
be,remembered that no indication of the probable cost of 
ang gut the project is given. The daily Press seems to 
regard the hydro-electrical portion as the main aim of the 
scheme ; it is, however, in reality associated with the develop- 
ment of road, railway, and shipping enterprise. 

Long ago the G.W.H. Co. realised that additional means 
would have to be provided to meet the ever increasing railway 
traffic between the banks of the river. The Severn Tunnel 
has not proved altogether satisfactory owing to its great depth 
involving heavy gradients and ventilation difficulties. The 
widening of the existing high-level bridge would be costly, 
and the provision of a new high-level bridge, three miles 
further up the estuary at Beachley, would entail long gra- 
dients, a considerable detour of main line, and the overcoming 
of great difficulties in securing ant constructing sure founda- 
tions.: Thus, a low-level crossing as now proposed, and com- 

ming a hydro-electric barrage, presente advantages over the 
alternative routes, in that the cost of quadrupling the railway 
mes would be, comparatively speaking, a simple and inexpen- 
ате matter. . 

In connection with the electrical possibilities of the scheme, 
i might be well to refer back to the article in our issues of 
May 91st and 28th last on the Lower Severn or West of 
England Electricity District as provisionally delimited by the 
Electricity Commissioners. 

So recently as two years ago а scheme for the utilisation 
d the tidal power of the river Severn was suggested by 
independent engineers to the Water Power Resources Com- 
mittee of the Board of Trade, which body, under the pre- 
-zdency of Sir John Snell, has been considering the water 
power resources of the United Kingdom which can be made 
available for industrial purposes. According to the official out- 
lme of the scheme, power available in the Severn dwarfs all 
{һе other potential sources of inland water power within the 
United Kingdom put together. The Severn is unique in com- 
bining in itself all the conditions essential to the economic 
development of tidal water power on a large scale. These 
consist of an exceptionally high range of tide; an estuary of 
arge capacity; an ideal geographical situation, in relation to 
the industrial centres of the country; and suitable land alon 
the banks of the estuary for the development of industria 
"X mdertakings. к 

The necessity for immediate increased railway communica- 
tion between South Wales and other parts of the kingdom, 
the long-felt'need of access over the Severn estuary for vehi- 
cular traffic, and the possibility of combining these with a 
large scheme for the production of electric power for indus- 
trial purposes, led to a detailed atudy of the whole projeet 
being undertaken by the Minister of Transport. These studies, 
which have' been worked out by the civil engineering depart. 
ment of the Ministry, have resulted in the formulation of а 
comprehénsive scheme. on a site further down the river 
Severn than the Beachley scheme before mentioned, and of 
s very ‘much greater potentiality, which provides for the 
production of over 500,000 н.р. during a ten-hour day with 
s peak load capacity of over 1,000,000 H. p., at an estimated 
cost for generation at present-day prices of a little over s 
halfpenny’ per Board of Trade unit. 

In order to a мез the magnitude of the power to be 


thus made available, comparison may be made with the world's 
greatest water power installations:— — 
H.P. 

Amalgamated Niagara Falla Power CO.. 385,500 
Pacific Light & Power Co. (Big Creek * 850,000 
Ontario Power (o. 200,000 
Capdella (River Flamisell), Spain 150,000 
"Toronto Power Co. un " 9и . . 146,000 
Keokuk (Mississippi River)  ... ica .. 150,000 


Kmlochleven (Scotland) ... ds P . 90,660 

Incidentally, the utilisation of this potential power would 
effect a saving of about three to four million tons of coal per 
annum, which would fhus be available for export. In addi- 
tion, from a transport point of view, the scheme provides for 
a level Toad for vehicular traffic over the river Severn (c, 
fid. 1), which obviates a detour for all traffic between Newport 
and Bristol of about 50 miles via Gloucester. Tt also provides 
for the quadrupling of the Great Western Railway Co.'s line 
(c, and c,). when required between the West of England and 
South Wales at а considerably less cost than could be achieved 
in anv other way. Lastly, the scheme will create a locked 
basin for shipping purposes on the Upper Severn above the 
line of the Severn Tunnel. of over 27 square miles in extent, 
a large portion of which will be suitable for the accommoda- 
tion of vessels of the largest size, and which would be usable 
at all states of the tide. . 

The latter: portion of the scheme, combined with the electric 
power available, may be anticipated to lead to industrial de- 


* 


velopment over tbe whole of this area (а, G), and by bringing 


shipping further up the estuary, materially shorten the 
tance and lessen the cost of transit to inland places, such as 
Birmingham. The basin will accommodate large ocean-going 
vessels, and its configuration will readily admit of the con- 
struction of deep-water wharves (E, Е). In the event of the 
resuscitation of inland navigation on such lines as were sug- 
gested by the Royal Commission on Canals in 1905, it would 
no longer be necessary to provide ''sea-going'" barges for 
the traffic via canals to the Birmingham area, as merchandise 
could be transhipped from the ocean liners direct into the 
barges in the basin. | | 

In the words of the Mihistry of Transport, “‘ It is almost 
unnecessary to point out the inestimable boon which the 
adoption of such a scheme as this would mean to the whole 


community. The scheme is formulated оп a sound economic 


basis; it is а paying proposition.“ 

The difficulties inseparable from any attempt to harness 
the tides’ are very formidable ones on account of the con- 
stantly changing times at which the tides occur, and the 
great difference in the height of the tides at the period of 
Spring and at the period of Neap tides. The Spring tides 
occur round about the periods of full and new moon; Neap 
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tides occur in between these periods. ‘There is about five 
times as much water power available during a. big Spring 
tide on the river Severn as there is during а small Neap 
tide. Again there is the impossibility of generating power at 
a constant rate from turbines placed m the dam. m 
The method of energy storage which has been adopted is 
that of pumping sea water from a low level to a high level 
when surplus energy is available, and of using. the same 
water to drive other turbines in passing from the high level 
{о the low level at periods when the stored-up energy is 
required for industrial purposes. In this case the quantity 
of energy which has to be stored is enormous, and an artificial 
salt-water lake has been provided for at а high elevation in 
order to achieve the object desired. TEMP T 
In a valley not far from the ruins of Tintern Abbey there 
exists a site which appears to be ideally adapted for the 
location of such a high-level lake. In constructing the reser- 
voir it will be necessary to build a dam across the lower 
end of the vallev. It is intended to force the water np from 
the low level of the river Wye through na tunnel driven. 
throngh over a mile of solid rock, and made to discharge 
into the lake. The tunnel will be forty feet in diameter and 
the largest tunnel of its kind in the world. ст 
There will be two separate installations required in соппес- 
tion with the power scheme :— DEOR 
1. A concrete barrage across the river Severn within which 
aluices (B) and turbines will be installed at 4 a, for utilising 
the power of the tides, and with which will be ocmbined the 
road and railway bridges over the river. a 
к E 
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2. An energy storage plant comprising a high-level lake (Е) 
and tunnel in combination with a pumping and turbiné power 
house, indicated in fig. 1 by 'the second arrow, on the banks 
of the tidal portion of the river Wye. 

The site which has been selected for the barrage has been 
the subject of very careful study. It lies close to the line 
of the Severn Tunnel, and nature has been kind in providing 
an almost ideal site; at this place the estuary is about 24 miles 
wide, with low-lying country on either side. ‘The greater part 
of the bed of the river is exposed dry at low water, and there 
are sheets of rock known as English stones covered with 
seaweed, occupying an area of very nearly a square mile. 
The upper structure of the rocks is what is known as '' Keuper 
marl," and between the rocks on the English side and the 
rocks on the Monmouthshire shore there i8 а wide, deep 
channel worn out of the solid Pennant sandstone, known 
as The Shoots.’ The rocks on either side shelve steeply 
into this deep gully, which is rather wider and very much 
deeper than the river Thames at Westminster. It is proposed 
io construct the hydro-electric barrage along the edge of 


these rocks at a and А on either side of the river, utilising . 


„The Shoots or deep gully as a tail race for carrying away 
the water from the turbines, and а suitable form of dam has 
been devised of reinforced concrete to suit the circumstances 
of the case. Within this dam there wil be chambers in 
which the turbines and generating machinery will be housed. 

The method which it 18 proposed to adopt in order to utilise 
ihe power of the tides is to trap the water in the upper part 
of the estuary above the dam at high water, so as to create 
an artificial difference in the level between the water thus 
impounded above and that in the estuary below the dam, 
for a period of several hours round about the period of low 
tide. During these hours sufficient water inside will be 
allowed to pass through the turbines to generate upwards of 
1,000,000 н.р. 

The method of trapping the water іп the principal part of 
the estuary is effected by means of horizontally hung sluices 
extending right across the '' English stones” at B. The 
doors will automatically allow water to pass above the dam to 
replenish the upper part of the river while the tide is rising, 
and will automatically shut on the turn of the tide, and so 
irap the water above the dam. 

At the second power house at F, electrical energy derived 
from the tidal turbines at 4,4 and transmitted by power 
cables, will be used to pump water up to the reservoir (r) 
at such periods as the supply of tidal power permits. When, 
however, the demand for electrical energy is greater than 
the tidal turbines are able to supply, or when for tidal reasons 
the turbines are idle, this power house will automatically 
cease to function as a pumping station, and will operate in- 
stead as а generating station, with high-pressure turbines 
ые with water from the reservoir. 

e of the principal novel features of the present design is 
the way in which the difficulty of allowing ships to pass up 
and down íhe river without in any way interfering with or 
interrupting the passage of railway trains across the bridge 
has been overcome. А locking basin (D, and р,), capable of 
taking the largest ships, is to be provided on the line of the 
navigable channel and intersecting the barrage. 'The ships 


wil be led into and worked through the locking basin by ' 


electric locomotives somewhat similar to those in use on the 
Panama Canal. The railway and road traffic will be passed 
over either end of this basin by means of lifting bridges operat- 
ing in such a way as to ensure that there is no delay either to 
railway. road, or river traffic. This is effected by duplicating 
the railway in the form of a loop (c,, с,) where it crosses the 
locking basin, and so controlling and interlocking the arrange- 
ments as to allow continuous free passage for the railway 
or road traffic on one or other branch of the loop with 
absolute safety. | 

In connection with the proposed low-level bridge over the 
river in the neighbourhood of the ‘‘ English Stones,” в, it may 
be noted that this appears to be the most direct way of 
gaining access to South Wales from England. 

In conclusion. the Ministry outlines the attractions of the 
scheme from the point of view of bridging the river for 
road and railway purposes. ` 

In a written statement. Sir E. Geddes. Minister of Transport, 
informed the House of Commons on November 30th that the 
scheme had been prepared in his department and had not 
been submitted from outside. It arose from the advisability 
of providing 8 road and rail crossing of the Severn, which was 
greatly needed and on which large sums would have to be 
spent. It appeared to the Ministry possible to combine this 
with a scheme for developing electrical power. The engineers 
at the Ministry had worked out a general plan from a technical 
point of view, and had reported most favourably. Apart from 
the power supplv the scheme under consideration improved 
road and rail facilities across the Severn. Any scheme would 
require Parliamentarv sanction, and before proceeding further. 
he deemed it desirable that the scheme should be referred 
to outside engineers for further technical consideration. but 
that was a matter primarily for the consideration of the 
Water Power Resources Committee. It was estimated that if 
the scheme could be carried out emplovment would be pro- 
vided for 10.000 men for seven years, but it was not anfficiently 
advanced from a technical point of view for very early adop- 
tion, even if financial considerations did not arise, these, 
necessarily, being of great difficulty at the present time. 


k 


LEGAL. 


DEATH BY SHOCK NOT PROVED. 


CHARGES under the Factory Act, 1901, Section 79, were pre- 
ferred at Stockton-on-Tees on November 22nd against Messrs. 
Pease and Partners, Ltd., of the Tees Bridge Ironworks, 
Bowesfield. 

Mr. S. R. Bennett, factory inspector, stated that on Sep- 
tember 4th a man named Michael McKenna was found at the 
works lying grasping a crowbar which had a hook at the 
end. This book was resting on some metal tubing, which 
contained the electric cable for lighting. A man who tried to 
rescue McKenna attempted to knock the hook off the tubing 
and got an electric shock. Other men appeared, and a second 
attempt was made with the same result. The main switch 
was then opened and the man was removed to hospital. 

CHARLES HARRISON, a mine filler, said the voltage was 250. 
Dr. CLOETE considered that death was due to asphyxia follow- 
ing an electric shock. There were no burns. MatrHew Ions, 
electrician, stated that the earthing was properly done. 
Under cross-examination, witness said that when he and the 
factory inspector were on the spot after the accident, they 
tried to get a shock and could not do so. Mr. Bennett at that 
time, he said, attributed the accident to the dampness. Mr. 
A. C. Lowe, factory inspector, of Leeds, an electrical expert, 
said that while the cable was insulated in the tubing, there 
were joints which might give a leakage. He submitted that 
there was sufficient voltage in this case to cause death. 

Mr. R. Comen (for the firm) suggested that there was no 
evidence against the firm. At the inquest, he stated, the 
factory inspector said there was a good deal of electricity 
about at the time of the accident owing to the heavy weather, 
and the man must have got a shock in some way on account 
of the atmospheric effects. Even if McKenna was killed by 
shock, which he submitted was only surmise, it was no fault 
of the firm. The cable was properly insulated inside the metal 
tubing, and the earthing was adequate. 

The Bench decided that the charges had not been proved, 
and accordingly dismissed both cases. 


* HALF-WATT ТҮРЕ”, ELECTRIC LAMPS. 


IN the Shoreditch County Court, on Thursday, last week, 
before Judge Cluer, a claim was brought by. Charles Seymour 
Engazlius, of the Weston Electric Lamp Co., 1-3, Sun Street. 
E.C., lamp manufacturers, against the Elect-Ma Engineering 
Co., of Caledonia Street, King's Cross, manufacturing elec- 
trical engineers, to recover £39 18s. 8d., balance of account 
for goods supplied. - 

Mr. J. B. Kyffin appeared as counsel for the plaintiffs, and 
Mr. Roberts, barrister, for the defence. | 

There was a counter-claim for £50, as damages for mis- 
representation, it being alleged that they purchased from the 
plaintiffs what purported to be 4-watt lamps, argon-gasfilled, 
but the representation proved to be false. They had con- 
sequently suffered a serious loss of business. 

Counsel said the plaintiffs were electric lamp manufacturers. 
and they obtained an order through a man who did a little 
travelling, for the lamps referred to in the claim, the price 
being 5s. 6d., less 30 per cent. After delivery the defendants 
conceived the notion that they had been defrauded. and 
suggested that the lamps were sold to them ав watt lamps, 
but really the. traveller sold ''3-watt type lamps. They 
also suggested that they had been induced to enter into the 
contract by fraud, but the plaintiffs strenuously denied this. 

The traveller was called, and said he was certain he said 
“ J-watt type lamps. He admitted that he did not know 
what а j-watt was. The sales manager also gave evidence 
as to the order. and the dispatch of the goods. Had there 
been any complaint made, they would have changed them, 
but the defendants kept the lamps. They were made by the 
Stella Co., of Harlesden. 

For the defence, evidence was given that these lamps were 
not efficient. They tested one to see if it was gasfilled and 
found it was not. 

JUDGE CLuER: I cannot sce that you have made out any 
misrepresentation. You could have returned them, but you 
have kept them to make an investigation. 

Mr. Ковевтѕ : I am entitled to do that, to see whether we 
shall sue for breach of warrantv, or rescission of the contract. 
The only submission I make is that taking all the circum- 
stances into consideration. it is entirely improbable that my 
client would give an order for these lamps unless he had the 
impression that he was getting an efficient 3-watt lamp at a 
price that was cheaner than that of the 4-watt lamp on the 
market, and was thereby making a bargain. Is it likely 
that he would have agreed to pay 5s. 6d., less 30 per cent., 
which is higher than the market price for the vacnum lamp, 
unless he thought he was buving, and would be able to sell, 
higher-efficiency lamps, under the ordinary price of those 
lamps? The plaintiffs are incompetent to say whether thev 
are 4-watt or not, they are the conduit pipe through which 
these goods pass. I say thev were sold recklessly, to the 
detriment of the purchaser, whilst we were relymg on the 
skill of the seller. T ask for damages for misrepresentation. 

Judge Cruer said he could find no misrepresentation as 
alleged. Не did not think they were held out to be watt 
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and gasfilled, it seemed impossible to him. The allegation 
was that the sale was by a careless seller, who sold in his 
spare time. Had he been. asked if they were gasfilled, he 
would probably have said yes, as he did not know enough 
about them to say no.“ "Ihe defendant was the only one 
to blame as he had а few faulty lamps, and would not return 
them. There would be a verdict for the plaintiffs on the 
claim and counterclaim, with costs. 


FACTORY ACT OFFENCE. 


The Urban Electric Supply Company was fined £3 at Dart- 
mouth on November 3rd for employing a lad under the age 
of 18 years on a Sunday. Mr. Joseph Owner, H.M. Inspector 
of Factories, said that a youth named Crang, aged 15 last 
April, was found working on the Sunday on an 8-hour shift. 
This was quite illegal, and as the company persisted in their 
action he had no option but to take proceedings.— Western 
Daily Mercury. 


E ' ELECTRICIAN'S. MATE'S INJURIES. 

IN the City of London Court. on November 29th, George 
Harris, electrician's mate, claimed against R. & H. Green & 
Silley Weir, Ltd., ship and engine repairers, compensation for 
an accident which happened to hin while in their service. 
Plaintiff's case was that on May 10th he was working in the 
store room of the s.s. Bremen at Tilbury Docks. In raising 
an eight-pound hamuner he struck his left eye, which was 
injured, and the right eye also suffered. His earnings were 
£5 5s. 9d. a week before the accident, and he was paid 35s. a 
week until July 19th. Then the employers were satisfied that 
the man's condition was not the result of the accident and 
stopped the payments, hence the present proceedings. He 
now asserted that his nerves were so bad that he could not 
do any work. Dr. McHuau said the man’s present neuras- 
thenic condition was due to the accident. Dr. A. M. SHARPE 
said that the man would have been much better if he had 
done a little light work. He (the doctor) had tried to get the 
largest insurance companies to buy a farm colony, say in 
Essex, and send such cases there instead of fighting them in 
court. The companies would save hundreds of thousands of 
pounds in that way. Dr. Anaus KENNEDY and Dr. GRAHAM 
Кош, said they did not think that the accident was the cause 
of the man's present condition. Assistant Judge JACKSON said 
he had no doubt the injury was very slight, but the man was 
of a nervous temperament, and he could not say that the 
man's present condition was not the result of the accident. 
Therefore he awarded him 358. a week from the tune when 
the money was stopped in July until some future occasion 
when the whole question could be reviewed. 


CORRESPONDENCE. 


Letters received. by us after 5 Р.М. ON TUESDAY cannot appear until 
the following week, Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


Power Factor. 


Mr. Bentham will find. if he carefully reads Mr. Turnbull's 
articles and the resulting discussion, that the question of in- 
creased fuel consumption due to low power factor has already 
been touched upon, and whereas Mr. Bentham refers only to 
the increased coal consumption due to running a set under- 
loaded, there is also the increase in mains and transformer 
losses due to low power factor to be considered. 1% appears 
quite impossible to devise a rate which will cover all these 
points; in practical everyday life one has to consider general 
average conditions, and I maintain that the most equitable 
basis of charge is a charge on K. v. A. demand plus unit charge 
for consumption. As I pointed out in my article on Im- 
provement of Power Factor," published in the ELECTRICAL 
Review of October 17th, 1919, and succeeding issues, it could 
be arranged if necessary to vary the K.v.A. demand charge 
according to the power factor, that is to say, if the power 
factor of the consumer’s load is 70 per cent. the demand 
charge would be 23s. per K. v. A., if 80 per cent., 22s. per 
R. V. A., if 90 per cent., 215. per K. v. A., and if unity, 20s. per 
K. v. A. This was only a suggestion that I made should it be 
found desirable to over-penalise for excessively low power 
factor. 

I read Mr. Stubbings’s articles with very considerable in- 
ierat. whilst I was aware of the limitations of accuracy of the 
kilovolt-ampere-hour meter, I am still of the opinion that as 
the power factor of a consumer’s load (at times of maximum 
load) does not usually vary outside the limits of 15 per cent. 
to 20 per cent., this meter is sufficiently sound for ordinary 
commercial purposes and has the great advantage, from the 
non-technical consuiner's standpoint, that it gives a direct 
reading. 

Mr? D. Selar, in his article in yonr last issue, discusses at 
some length methods of measuring the power factor of a circuit 
where a power-factor indicator is not available. First, there 
is one little slip that he makes in dealing with the question 


of two-phase load, where he says that the amps., watts, &c., 
of each phase should be taken; this is not quite accurate 
where a three-wire two-phase system is concerned, as the cur- 
rent in the neutral is 2 X current in outers. 1 assume 
that Mr. Sclar has made this suggestion for carrying out tests 
at the consumers’ premises or at the power station to give an 
approximate indication as to what the power factor 1s, and 
for this reason extreme accuracy is not so essential, as the 
power factor is such a varying figure from day to day. I have 
always used in carrying out tests on consumers' premises a far 
simpler process, namely, to arrive at the kw. of a load by 
means of the supply integrating watt-hour meter, reading this 
at time of maximum load over a period of 15 minutes and 
multiplying the number of units by four, when you get the 
demand in kw. For the demand in K.v.a. the declared volt- 
age of the supply is taken und multiplied by the reading of 
an ammeter connected in circuit. The ratio of these two read- 
ings at once gives you the power factor; in the case of smgle- 
phase, the current of the meter being taken, in the case of 
two-phase twice the current in the outers, and in the case of 
three-phase / 3 X the current in any conductor and voltage 
between phases. Such a method gives & very simple solution, 
and I have found it sufficiently accurate to gauge the power 
factor of the load. As an example I quote the following :— 
Consumer's load is 3-phase, 400 volts. 

Reading of unit meter for 15 minutes—10 units. 

Maximum demand in Kw.=10X4=40 Kw. И 

Average reading of ammeter for 15 minutes— 80 amps, 

K. v. A. demand=80X /3X400 (v) 255.4 E. v. A. 

Power factor 40 / 55.4 = 72.3 per cent. 


With reference to Student's letter, if he should happen 
to be resident in London, I should be pleased to show him 
one of the many condensers which I. in association with Mr. 
W. A. Hole, 19, Southampton Buildings, Chancery Lane, have 
installed in the London area. / 

E. W. Dorey. 


Hemel Hempstead. 
November 29th, 1920. 


A Drying Cupboard. 


I was recently called upon to prepare a scheme for the rapid 
drying of photographic films in fairly large quantities. 
Hitherto the films have been dried by suspending them ш 
rows from the ceiling of a wooden cupboard, the size of which 
was 8 ft. high by 5 ft. square. The films were placed about 
3 in. apart, and when the cupboard was filled, two 10-in. 
pedestal fans were placed upon the tloor blowing in a vertical 
direction, beside two one-kilowatt radiators. Б 

This method «dried the films quite satisfactorily in about 
14 hours. This is not quick enough to cope with the amount 
of work handled, and.is also too costly, apart from the incon- 
venience of having the apparatus on the floor. | 

I then tried the plan of replacing the two pedestal fans with 
one 12-in. box-blade exhaust fan fixed at the top of the cup- 
board, and substituting for the two radiators one l-kilowatt 
radiator facing an aperture placed just above the floor level. 
The cupboard (which is of matchboard) was made practically 
airtight by papering all over. The idea was to draw all air 
through the aperture (which was adjustable) straight across 
the radiator, thereby causing а current of warm air to come 
in contact with the films before being exhausted on the oppo- 
site side; at the same time I considered that a partial vacuum 
being formed would materially assist the drying process. The 
result, however, is very disappointing, as the films now take 
three hours, or twice as long as previously. | 

I should add that the fan is controlled by a regulating 
switch, and the best results were obtained when running 
very slowly. 

Could any of your correspondents point out the cause of 
failure? Theoretically I think it should have been successful, 
and must confess myself puzzled. The cupboard is all the 
space available, so I cannot duplicate. 


November th, 1920. 


[Much depends on the design of the radiator; if it is a true 
high-temperature radiator, it will not be very effective for 
heating a current of air—a convector should be used. The 
„partial vacuum," being only a small fraction of an inch of 
water-gauge, is & negligible factor. The temperature of the 
air at various points and the course of the air-current should 
be tested; possibly the air is not distributed over the films.— 
Eps. Exec. REv.] 7 


Puzzled. 
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An Engineers! Club for London. 


It is, I think, а matter of regret that the much-talked-of 
Engineers' Club for London has apparently fallen through, 
particularly in view of the great success of that in Man- 
chester. 

Housing should not he a serious difficulty. T should like 
to see the I.E.E. building on the Embankment used primarily 
for such a purpose, and this should be possible. It would then 
become, I believe, a real live centre, not only for London. 
members, but for engineers from all parts, instead of reverting 
to what it was to most of us before being taken over by the., 
Government. 
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The Manchester Club was got under way through the I. E. E. 
Local Committee electing a few of their number as a sub- 
committee, to deal with the question in conjunction with 
nominees from similar technical societies in the district whom 
they invited to join them. These invitations were promptly 
acoepted, and a Club Provisional Committee was formed, 
which carried the scheme through to maturity. Cannot the 
same be done here? I feel sure it can, and quickly, if you 
will give it your support. Might I suggest that you invite 
those engineers, whether they be members of the I. E. E. or 
not; who favour some such scheme, to send you a post card to 
that effect, so that some idea of the support likely to be forth- 
coming may be obtained? m m 1 1 sos | 


([The need for во Баа Club їй London has long béen 
felt, but its formation has been hindered by the many diffi- 
culties. arising ont of the conditions obtaining in the London 
area, which in various respects is unique. We are not 
amongst, those who believe: that difficulties should be allowed 
to block, the path of progress, and we shall be happy to assist 
the, movement by any means in our power. We shall there- 
fore be pleased to adopt M.L.E.E.'8'' suggestion, and shall 
be glad to hear.from any of our readers who are interested in 


the proposal.—Eps. Екс. REV. I 


iuo с „Shop Displays.. "T 

I was much interested in The Retailer's letter in your 
issue' of the 19th inst. I presume he did not see mine on 
a kindred subject which appeared in your issue of April 16th 
last, or he would have continued on the point therein raised. 
he help of the large display shops must be obtained before 
any steps can. be taken to put the question strongly before 
the fittings manufacturers and the lamp distributors, who 
depend upon the shops for the displaying of their productions 
and trade signs. TOM | | 

As matters now stand shopkeepers have no protection; 
manufacturers and distributors supply goods on the same terms 
to people not in the electrical trade as to those that are. 

In a club to which I belong there is à member, not con- 
nected with any trade (a civil servant), who is not ashamed 
to tout for orders for lamps which he can get cheap through 
в friend," whereas if I attempted such a thing I should 
be condemned as using the club for pushing my business. 

. СА féw weeks back I submitted an estimate for wiring which 

I execüted; judge of my surprise when mentioning the matter 
of fittings and lamps to hear that these were '' being bought 
wholesale.” | h | 
Owners of garages who have no expense in display of 
lighting have the idea that shopkeepers keep stock for their 
convenience; one of these selected some articles, and when 
presented with the bill demanded 334 per cent. discount, the 
same as he could get from the —— Co. Result: Waste of 
time, no sale. That such people should be on the same 
terms as those who make a display ts monstrous. 

"The lighting trade must organise, and demand from the 
manufacturers and distributors protection and preference such 
ав is secured by retailers in other trades; nothing should be 
sold by them unless to those who are seiling again at a profit. 
Hordes of travellers in lamps call on. people whose only 
display is a sign on the door, and who should be the customers 
of the shopkeeper at a discount of 10 per cent. ог so. 

Users of lamps, but not sellers, should not be in a better 

sition than buying from a recognised retailer dealing in 
ighting goods only. 

Electrical plant works and shops entirely devoted to the 
sale of lighting goods should receive a preference. I quote 
lighting as some display shops deal with gas fittings as well 
as electric ones. 

Some restriction is needed as regards the supply of goods 
and discounts to builders who display notices: '' Electrical 
Contractor," but who keep no stock and no workmen for 
that purpose. Only last week I was sent for to remedy sonie 
defects in wiring by one of this fraternity. It was fortunate 
that there was no worse disaster than а scorched skirting- 
board, the occupant having at once used the main switch. 

Will someone of influence in the electrical trade get a few 
together to arrange for a meeting to be notified in your 
columns, and so prepare the way for an organisation in 
London, which, once started. would spread to the provinces, 
ав competition there in illegitimate dealing is as rife as here? 


Retailer. 


[Nineteen years ago precisely the same action was taken 
through our columns, and the Electrical Contractors’ Associa- 
tion was the outcome of the meeting. We shall be pleased 
to make an announcement as desired by '' Retailer," but is 
a new organisation necessary ?—Eps. ELEO. Rev.] 
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a" И The I.E.E. Subscriptions. 


Before this letter is published, the decision of the meeting 
to be held on December 2nd will be known, regarding the 
proposed increase in subscriptions. Whatever that decision 
may prove to have been, the following points are of per- 
manent interest. 

Apart altogether from considerations merely of an increased 
amount to be paid for the same services as were given before 


necessity, for every qualifed man to 
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the war, because of the change in the currency value, it must 
be borne in mind that the Institution has large ideals and 
objectives in view, and the attainment of these will involve 
expenditure on a stil! more extended scale. The value of the 
co-operation of the Institution in technical matters is realised 
in high oficial quarters; the ever-widening applications of 
electricity make.it more and more important that the organisa- 
tion of the Institution should keep pace with the progress 
that is being made; and the Institution must in due course 
become an even more valuable asset to the nation than it 
now is. Some day, let us hope, the Council will be a great 
body, dealing with matters of policy and development only, 
and delegating its local activities to а subordinate body, which 
will become the Committee for the London Territorial. Centre, 
which will then be constituted on the some lines as the other 
Centres. There may have to be sectional organisations within 
the main body of the Institution, forming pgrt of & great 
whole, to which it will be not only 80 шее, but also а. 
ong. „ Md 
All this cannot be accomplished without funds, and one 
hopes that the Council have gone far enough in the increase 
they are now asking for. Subscriptions were not raised all 
through the war period, and that is something to claim as 
а virtue. But it has curtailed the activities of the Institution, 
as, for example, in the case of the Journal. Proposals have 
been made to sectionalise the Journal, and send to each mem- 
ber only the part concerning his work. That would be a great 
mistake, for the Journal is one of the few sources of informa- 
tion as to what is going on outside one’s own usually rather 
narrow groove. But an efficient journal costs an enormous 
sum to-day, and more money must be had. T 
. Much is said about what one gets in return for one's sub- 
scriptions: The organisation of the Institution in territorial 
centres makes the privileges almost uniform all over the 
country, outside as well as inside Lon “т. That is the justi- 
fioation for a fixed subscription as against ‘ve ifferentiation 
which obtains in other institutions which ba, a less complete 
territorial organisation. But is there not another side to the 
question? It is not what we are to get t: we should think 
most of, rather ought we to think of what we may give, and 
remember that by contributing with the necessary liberality 
to the funds of the Institution we are laying the foundation of 
a still wider and more extended scope for the profession to 
which we have the honour to belong. | - 
Possibly, if all those associate members of the Institution 
who are qualified, and can afford, to transfer to full member- 
ship. had always done во at the earliest possible date, tbe 


. present increase in eubscriptions would not have been asked 


for. But, lest the comparatively trifling additional amounta 
now suggested should prove insufficient fully to support all 
the widening objects of the Institution, may it not be urged 
that all those who might transfer to the senior grade of mem- 
bership should do so as soon as they can, and so provide а 
still greater income? I myself delayed far too long to make 
the change, until I realised the point about giving as well as 
getting. For many years, too, I attended scarcely any meet- 
ings, although they were held almost at my door; and I used 
to wonder what the Institution was doing for me. Then I 
found it was doing а great work, and I was so lazy that I 
would not go out and simply take what was being offered 
to me. Now, I cannot be thankful enough to the Institution 
for all that it has done for me, and for all that it has taugbt 
me. May I pass on the hint of my own experience to some 
of those who have been saying Cui bono? 


Thomas Carter, M. Inst. C. E., M. I. E. E., Fel. A. I. E. E. 
Newcastle-on-Tyne. 
November 27th, 1920. 


i The Future of Finsbury. 
Unless a determined effort*is made to influence the decision 


. of the Council of the City and Guilds Institute, Finsbury 


Technical College, the pioneer institution for the training of 
engineers and chemists, will be closed in July next. 

It has been suggested that alternatively the college curri- 
culum may be restricted to that of а super trade school for 
chemists—in either case Finsbury, as we know it, would cease 
to exist, and the cause of technical education, and the interests 
of the engineering and chemical professions would receive a 
severe blow. 

A Finsbury training stands for a scientific education largely 
conducted in the laboratory, and under professors who are 
practical men, and acknowledged leaders in their respective 
professions. An education on а broad basis, but with the 
Instruction in the various subjects cut to the needs of the 
particular industries concerned, so that the training given in 
two or three years is equivalent for many purposes to that 
obtained in three or four years at other colleges. | 

А proud claim truly, but one which was constantly mad 
by the revered late principal of the college, Prof. S. P. 
Thompson, and which the long list of its old students whose 
names have become famous, goes а long way to confirm—Mr. 
Ll. B. Atkinson, the president this year of the I. E. E., being 
one of them. 
са DUE, with its world-wide reputation, is to be closed. 

y | n 

The City and Guilds Institute, which up to the present 
has provided 60 per cent. of the college income, has less funda 
available now than in pre-war years, but if the tradition «gf 
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the college is to be mainteined an additional income of some 
£5,000 must be provided, which is necessitated solely by the 
depreciation of the currency. Ft is also urged that the pro- 
pesed.outiay by the London County Council on the Northamp- 
ton Polytechnic, about a mile from Finsbury, will meet a 

the needs of that district. This is & misunderstanding of the 


objects of the two educational centres which is not shared. 


by the London County Council, as that body has now dis- 
claimed any intention to compete with Finsbury in &ny 
respect. 2 Е A | 

Another reason for the Institute's decision is undoubtedly 
the belief that its old enthusiasm in the cause of technical 
education is no longer necessary—that the University of Lon- 
don movement and the London County Council between them 


will effectively cover the entire field of technical education. 


required by the metropolis, so that the present is an opportune 
moment for the college to close its doors. ved 

"This is very far.from the truth. There always will be a 
demand for & short course of specialised practical training 
without the finish provided by the university, but of a different 
character to that of the trade schools and polytechnics of 
the London County Council. | T 

А college having this intermediate programme must be 
free from control by the syllabuses and inspections of univer- 
sity or County Council, and therefore is not provided for by 
апу. public funds; clearly it must continue to look to voluntary 
effort for its maintenance. Its existence is a necessity, and 
the City and Guilds Institute should be encouraged to realise 


а 
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Jankruptcy Proceediags.—D. A. Brows, consulting 


4 
4 


electrical engineer, 9, Old Queen Street, Westminster, S. W.—The : 


public examinstion was heli before Mr. Registrar Hope, at the 
Lendon Bankruptoy Court, on November 24th. Thedebtor returned 
total liabilities £1,664 (unsecured £1,219), and aseeta, personal 
effects, 220." He stated that having served his apprenticeship, he 
in July, 1913, entered into partnership with another person ; they 
started business at the above address, and witness introduced 
£1,000 capital in return for a one-third share of the concern. . He 
was serving abroad from August, 1914, till May, 1919, but was 
thereafter engaged in the partnership business until February, 


1920, when a dissolution was mutually arranged, under which he: 


wes, to receive £600 for his share in the business, aa to £100 on 
the signing of tbe agreement, and the balance by quarterly instal- 
ments of £125. Witness attributed his insolvency to extravaganoe 
and to being out of employment since February last. The 
examination was concluded. | 

Н. J. Моовом, radiographer, 26, Manchester Street, W. 
Mr.: F. S. Salaman, 1 and 2, Bucklersbury, E.O. 

Е. CLONEY, tramway divisional traffic superintendent, 5; St. 
Albans Road,. Parliament Hill Fields, N.W.—Third dividend of 
4a. 6d. ia the £, payable at Carey Street, W.O. | 


Trustee, 


Company Liquidations.— Foorx & MirwE, LTD., . 


trical engineers, 66, Victoria Street, London, S. W.—A mee ing of 
the creditors of the above was held on November 24th, at 
Anderton's Hotel, Fleet Street, E. C. Mr. S. Enever, who presided, 
submitted an approximate statement of affairs, which disclosed 
total liabilities of £59,406. The indebtedness to the trade was 


£11,136, and there were cash oreditors for £18,970. The assets 
estimated 


were to realise £19,006, from which had to be deducted 


2544 for preferential claims, leaving net assets of £18,462. The 


assets consisted of : War Bonds, £15 ; stock, £4,977-; instruments 
and tools, £1,110; furniture and fittings, £121; plant, £280; 
patenus, 2 3,06+ ; book debts, £2,112; work in progress, value at 
£141,816; shares in other companies, £2,720; and cash in hand, 
£290.. Mr. Buever stated that the company was incorporated on 
June 8rd, 1902, with a nominal capital of 

10,000 ordinary shares of £1 each and 5,000 cumulative preference 
shares of a similar value bearing interest at the rate of 5 per cent. 
Thé'bisued capital was 8,000 ordinary and 3,264 preference shares, 


Of. the: issued capital, 8,000 ordinary and 1,255 preference shares 


were allotted as fully paid as the consideration for the purchase 
of the ba siness previously carried on by Messrs. H. Foote, L. Milne, 
and K J. Owen. Immediately after the formation of the company, 
2,409. preferenoe shares were paid for in cash. To provide 
additional working capital, first debentures were issued in August, 
1909; to Mr. W. R Owen for £3,000. In November, 1910, second 
debentures for £5,000 were issued to Mr. E J. Owen. A year later 
the bank advanced £1,040, and was given, with the consent of the 
debenture-holders, a specific and prior charge on the assets of the 

зрапу. The bank continued to make advances to the company, 
and the first, and second debentures were transferred to it by 


tha ctive holders. In October, 1904, further moneys were. 


required, and an additional debenture for £10,000 was issued to 
ths bank. In January, 1916, a still further direct debenture was 
isduéd to the bank’ for £6,000. The total charges on the assets 
of the company were debentures £24,000, and the first charge of 
£1,040, or a total of £25,040. The company paid a dividend of 
Б per cent. on the preference shares and 10 per cent. on the 
ordinary shares for the period ending April 30th, 1903, but no 
dividends had sinoe been paid. The books had been regularly 
audited. Up to 1916 the fortunes of the company fluctuated, but 


in the aggregate the losses exceeded the profits. At the end of 
1918 the accounts showed a debit b-lance of £19,370. Further. 


contracts had been completed since that dats and other losses 
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415.000, divided into 


that to close: Finsbury, which has this character, would not 
only be a pity, but a grave mistake; Finsbury must he main: 
tained with its three departments intact, and in a flourishihg, 
condition. eo MEME TL 8 
A petition to the Institute to reconsider its decision bas 
been drawn up, and copies are available for'signature, amóng 
other places, at the Institution of Electrical Engineers and 
the Institute of Chemistry. It is to be hoped that thé CobàneUs 
of these two bodies and of the Institutions of Civil and of 
Mechanical Engineers will not remain passive spectators of 
this movement of protest, but will interest themselves offi- 
cially in the fate of this college, which has trained so many 
of their members that it deserves a determined effort on their 
part to prevent its useful career being brought to an untimely 


end. ' 
H. M..Dowsett, M. I. E. E., F. Inst. P., M. Inst. R. E. 


Chelmsford. д 
November 30th, 1920.. 


ANN CR 

[Past and present students and others interested in. the 
Finsbury Technical College have formed a Defence Com- 
mittee to consider the possibility of carrying on the work of 
the College. Applications for membership, with entranee.fee. 
9s. 6d., should be sent to Dr. Atkinson, Finsbury Technical 
College, Leonard Street, E.C. 2.—Eps.. Exec. RRV. J.. oreca 
RE ——— € "WX. 227 3 

[A number of letters have arrived too late for inelusioh in 
this issue.—Eps. Exec, Rev.) En ee 


оуу p qe, ESPERTO Wed. 

incurred. Lirge sums were lost in connection with contracts - 
several with the Government, owing to increased prices. having 
to be paid for materials and labour. Finally, oreditors began. to 
press, and the debenture-holders then ap a receiver... Me, 
Esever added that of the cash claims по leas than £ 16,46), was dug. 
to the bank, and it held charges amounting to £25940... Tha 
assets of the company, however, did not appear to be sufficient to 
fully discharge the claim of the bank under the -debéntures. 
A creditor asked if he was to understand that there was‘ nothing 
at all for the trade creditors, and Mr. Enever replied that unless 
the values he had given for the assets proved to be inoorredt ‘the 
creditors could not hope to receive anything. No sedolutionb were 
passed, and the voluntary liquidation of the company will, there- 
fore, be continued, with Mr. R. J. Ward as the liquidator.: ^ : b 

ELETRIC BSuPPLY CO. or WESTERN AUSTRALIA, LTD.— 
Winding-up voluntarily. Liquidator, Mr. G. Saies; 21, Waterlóo 
Street, Birmingham. A meeting of creditors was called fer 
December lat, at Lennox House, Norfolk Street, Strand, W. C. 

BRITISH RUBBgR MANUFACTURES, LTD.—The first meeting of. 
creditors was called for December 2nd, at Carey Street, W. COG 

LoNDoN LABEL Оо , LTD.—Winding up voluntarily. Liquidator, 
Mr. L. H. Findlay, 15, Great St. Helens, E.C. 3. . Meeting of 
oreditors, December 16th, at the Institute of Chartered Accountants, 
Moorgate Place, E.C. | Ir 


ES w] 
Trade Аппопасетепіѕ. — Мквзва. Е. W. Smita & Co., 
LTD., electrical engineers, have opened premises at St. George's 
Chambers, Athol Street, Douglas, Isle of Man. 
ANGLO OvERSEAS ENGINEERS AND MERCHANTS, Ds have 
removed from Hastings House, 10, Norfolk Street, to Amberley 
House, 12, Norfolk Street, Strand, W.C. Pr. | | 
Messrs, A. VERRV & Co., LTD., wholesale electrical suppliers, have 
removed to 67, Borough Road, B.E.1. Telephone, Hop 5318; 
telegrams, Verelecoo, Sadest, London. PME v" 
MESSRS. SMALL & MACDONALD, electrical contractors, have removed, 
to 119, North Street, Glasgow, telephone number, 2286 Central, and 
will be pleased if manufacturers will forward catalogues and shows 
cards of electrical goods, &o. . 
Z ELEOTRIC LAMP AND SUPPLIES Co. LTD., inform us that. 
from December 6th their address will be 73, Newman Street, W. I. 
where all communications should be sent.  Telegrams: Zedellam 
"Phone, London; telephone: Museum, 4650/3, four lines.. 
Messes. THOMAS TILLING, LTD.—The registeréd office of - this 
company is now 20, Victoria Street, Westminster, S. W. 1. Tele. . 
phone: Victoria 9756 ; telegrams : Tilling, Vic., London. „ 


Catalogues and Lists.—CaPLAIN SAtNT-ANDRE FILS ET. 
Ств. (Agent, Н. Sloog, A. M. I. E. E., 45, Great Marlborough Street, 
W. 1.)—An illustreted description of the firm's precious-metal 
refining works at Rantigny, Paris, Trévoux, &o. ` In“ French, 
English and Spanish. ЕЗ ЧИ у РОТЫ 

British INSULATED АМО  HELSBY CABLES, LTD. ' Prescot, ' 
Lancs.—A leafist (P 164), illustrating and describing Prescbt? 
armour-clad reactances. - | MEME 

A, Vergy &. Co., LTD, 67, Borough Road, S.R, 1,—Novenilar 
net trade price list of electric lighting socessories. including 
bowl fittings, reflectors, adapters, switches, ko. Illustrated. 

THE METROPOLITAN-VIOKERS ELECTRICAL Oo., LTD., 20, Brazon- 
nose Street, Manchester.— Special publication 7 450/1. An extremely 
well-illustrated booklet (20 pp.) describing the Metropolitan- 
Vickers Rateau reducing-pressure turbine (ELECTRICAL REVIEW,.. 
April 30th, 1920, p. 571). Also illustrated leaflets No. 459/2-3, .. 
dealing with marine turbines and double-reduction gearing and 
No. 461/4-Leblanc surface condensing plant. | Ы 

Нтаов Bros., Sand Pits, Birmingham, — Monthly Magazine! 
Vol. 2, No. 9, December, 1920. Stock and price lists of А.О. and 
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D.C. motors and D.C. dynamos, " Hints and Tipe" on ‘ Noises,” 
and а number of humorous items. 

L. G. Hawkins & Co, 116, Charing Cross Road, W.C. 2.— 
Pamphlet No. 439, an illustrated folder dealing with “ Universal " 
irons and other domestic appliances. 

FosTER ENGINEERING Co, LTD., Morden Works, Wimbledon, 
S.W. 19.—Catalogue No. L51 (19 pp.) A well-illustrated, fully- 
priced list of various types of lamps, reflectors, bowl fittings, &c. 

JOHN PHILLIPS & Co., 166, Walworth Road, S.E. 17.—An illustrated 
leaflet dealing with motor- and hand-driven commutator grinders. 

Ruston & Hornssy, LTD., Lincoln.—Publication 4,056, an illus- 
trated pamphlet giving details of tests carried out on а 260-B.H.P. 
oold-starting oil engine, by Capt. Н. Riall Sankey, C.B., &c. 

CHARLES CHURCHILL & Co., LTD., 9-15, Leonard Street, Finsbury, 
Е.О. 2.—A well-produced catalogue (24 рр.) of T. & L.M.” pre- 
cision bench lathe and accessories. Illustrated. 

THE BRITISH ALUMINIUM Co., LTD., 109, Queen Victoria Street, 
Е.С. 4.—" Hints on Working Aluminium, No. 5," " Aluminium 
Sections (8 pp.). Practical directions, with diagrams, for a wide 
variety of sections. 

NATIONAL X-Ray REFLEOTOR Co., U.S. A.— Illustrated leaflets 
dealing with X-ray reflectors and their applications, Also illustra- 
tions and publicity matter of X-ray coloured reflectors for shop- 
window lighting effects. 

Downes & DAVIES, 1 and 3, Stanley Street. Liverpool.—Àn 
illustrated and priced catalogue (7 pp.) giving full descriptions of 
Apex " ironclad D.P. switch and switches fuses, 

THE MIDLAND ELECTRIC MANUFACTURING Co., LTD., Barford 
Street, Birmingham.—An illustrated card giving details and prices 
of Pyramid forged copper cable sockets to carry from 15 to 300 
amperes. 

EDISON SWAN ELECTRIC Co, LTD., Pondera End, Middlesex.— 
An 8-page blotter, bearing on its cover a view of the Springfield 
(Illinois) factory of the ‘Sangamo Electric Co., for whose meters 
the Edison Swan Co. are agents. 

Leaflet No. B.B. 166, an illustrated catalogue (12 pp.) of electric 
bells, buzzers and indicators. Fully priced. 

SoHOLEY & Co., LTD., 56, Victoria Street, S.W. 1.—An illustrated 
booklet (12 pp.) describing '' Scholey " fractional H.P. motors (D.C. 
and А.С.) and their application to domestic appliances, and small 
machine tools, &o. 


The Industrial League and Council.— Since the advent 
of Whitleyism the Industria! Leegue and Council has done all it 
can to popularise the movement, and in the November Journal we 
notice that the League and Council has decided to make this publi- 
cation the medium for reporting what each of the Joint Industrial 
Councils is doing. In this direction the Journal will undoubtedly 
meet a long-felt want. Up to the present, except through the 
medium of official channels, only sorappy reports of the activities 
of the various Whitley Councils have been available, with the result 
нае the abundance of good work which Whitley Councils have 
accomplished has been allowed to pass unnoticed, much to the 
detriment of the development of the scheme. We therefore trust 
that the Whitley Councils, which have the welfare of the move- 
ment at heart, will heartily co-operate with the Industrial League 
and Council by taking full advantage of the facilities thus placed 
at their disposal, 


German Magnetos.— Mr. В. Caillard, managing director 
of British Lighting and Ignition Co., Ltd., recently told the T mes 
Birmingham correspondent that the British motorcar and internal- 
combustion engine manufacturer was bound to give very careful 
consideration to the offers that he received from Germany of low- 
priced magnetos, however patriotic he might be, because if one 
manufacturer used German magnetos purchased at a reduced price 
he naturally put himself in a very favourable position as compared 
with his competitors. There was по question that British magneto 
firms were in a position to supply the whole of the British trade, 
and they would do their utmost to resist the German competition, 
but they must have protection until the exchange and other 
inequalities were overcome. Mr. Caillard mentioned an offer, dated 
November 13th, of 6,000 new German magnetos of a type suitable 
for medium power four-cylinder сагв, at £8 168. 8d., c.i.f. British 
porta, inclusive of duty. .That was well below what British manu- 
facturers could quote for similar lots. Another quotation, which 
came from Amsterdam, was £8 5s., duty paid, London or Birming- 
ham. Thequality of the German article was quite good, though 
scarcely up to pre-war standard, and certainly not better than 
magnetos produced in England. 

Strong efforta are being made to get the British magneto industry 
included in the Key Industries Bill, ias 2,000 skilled workers are 
directly affected in Coventry alone, representing а sum of £350,000 
per annum in wages. 


An Electrical Combine. — The Financial 7: тез announces 
the approaching transfer of the asseta of Mesars. Dick, Kerr & Co., 
the Phenix Dynamo Co., and the United Electric Car Co., to the 
English Electric Co., which has, it is stated, unexecuted orders in 

hand amounting to over £5,000,000. 


Book Notices.— British Standard Specification for 
Steam Turbines for Electrical Plant." No. 132. 1920. 10 pp. and 
plates. London: Crosby Lockwood & Son (for the British 
Engineering Standards Association). Price 18. net. 

" Coal Saving in the Chemical Industry ; the Scientific Control 
of Steam Boiler Plant." Ву David Brownlie, B.Sc. Hons. (Lond.), 
&о.. 15 pp. Reprinted from 7%, (Chemical Trade Journal and 
Chemical Engineer, Price 28. 6d. net. This includes a table 
giving exact details of the performance of 60 typical steam boiler 
plants of the chemical industry of Great Britain, compiled by the 
author, 


* 


"The Bulletin of the Hydro-Electrio Power Commission of 
Ontario.” Vol. VII. No. 7. 24 pp. The November Bulletin . 
includes illustrated articles on the Queenston-Chippawa Develop- 
ment and the approval testing work carried out in the Commission's 
laboratories. 

" Journal of the American Institute of Electrical Engineers. 
No. 11. Vol XXXIX. November, 1920. New York: The 
Institute. | 

" Bamber's Rubber Calculator Book.“ 65 pp. London: The 
India- Rubber Journal. Price 6s. net. This is a booklet of con- 
venient size which should prove of great value to engineers, 
importers, shippers, and manufacturers of solid rubber goods. 
Tables of dimensions and weights (in both English and metrio 
systems) are given for all types of manufactures, including 
tubing, disks, and washers. The preface is given in English, 
French, Italian, and Spanish, and the headings are in these languages 
and German. 

" Terms of Research Studentships and Scholarships in Mechanical 
and Electrical Engineering.” 16 pp. London: British Electrical 
and Allied Manufacturers’ Association (Inc.) (See p. 735.) 

“The Platinum Metals.” Ву!А. D. Lumb. Pp. ix + 63. 
London : J. Murray. Price 3s. 6d. net. This monograph, prepared 
under the direction of the Mineral Sources Committee of the 
Imperial Institute, embodies a great amount of detailed informa- 
tion regarding the uses of platinum, its sources of supply, &c. . A 
world-map is given, upon which the platinum-bearing districts 
referred to are shown, and a bibliography compiled from references 
made in the text is included. 

“The Electron,” the Journal of the Electrical Trades Union. 
No. b. Price Id. 20 pp. The December issue contains particulars 
of recent wage awards and the “ Colchester " decision. An explana- 
tory schedule of proposed new consolidated rates is published as a 
supplement. 

It is announced that, starting this week, Ways ani Means and 
Common Sense will be amalgamated. Common Sense waa first 
published four years ago by Mr. F. W. Hirst, when he relinquished 
the editorship of the Economist. Ways and Means was the direct 
outoome of the work of Mr. Ernest Benn,in the founding of 
Whitley Councils and the bringing together of employers and 
employed through the Industrial Reconstruction Council, of which 
he was the creator. The policies of the two papers have so much 
in common that an amalgamation comes quite naturally. А 

“ Electric Lamp Industry." By G. A. Percival. Pp. xxi + 112; 
26 figs. London: Sir I. Pitman & Sons. Price 38. net. 


Parliamentary Notices.—A number of applications 
which are being made to Parliament for electrical powers appear 
in the London Gazette for November 23rd and 26th. We shall 
refer to the applications in the usual form when the collection is 
complete. tt | 


Unemployment Benefit.— The National Alliance of . 
Employers and Employed, in view of the prevailing state of un- 
employment, and the possibilities of an increase of unemployment 
in the near future, has decided to urge the Government to pass 
immediate legislation to enable unemployment benefit to be paid 
a8 from November 8th under the Unemployment Insurance Act, 1920, 
irrespective of the contributions payable under Sec. 5 of the Aot ; 
to make special arrangements for the supply of available un- 
employed labour to schemes or contracts which are of & sound 
economic nature, where such schemes or contracts are held up for 
want of labour; to call upon each industry to measure its own 
unemployment, and to arrange schemes for the division of avail- 
able work; and to arrange that any balance of labour still 
unabsorbed bə referred to District Councils of Employers and 
Trade Unionists, which the National Alliance is prepared to 
provide, to arrange for temporary measures of employment in con- 
junction with municipalities апа district authorities. 


Government Control.—Sir R. Horne, President of the 
Board of Trade, at the annual dinner of the Liverpool Shipbrokers' 
Benevolent Society last Saturday, said that he oould not think of 
anything so paralysing to trade as the hand of the Government 
upon it. He was perfectly certain that the carrying on of business 
and industry was a matter far beyond the capability of any 
Government Department. He had confidence that the new spirit 
which had been exhibited in the coal trade was going to have a 
beneficial result, The owners and miners were at work together at 
the present time to urge the increase of output. If wegot anything 
like the output before the war, it might make an enormous 
differenoe to the shipbuilding industry, and, what would affect all 
the citizens, it would cheapen everything that was brought from 
overseas. Buyers all over the world were waiting for reduced 
prices. He did not think we should ever do really healthy business 
until we got back to something like the normal level of prices,— 
The Times. 


An Animated Poster.—Conspicuous in the procession 
which took plaoe on Saturday prior to the opening of the Inter- 
national Advertising Exhibition at the White City was the Osram 
elephant—a living representation of the popular G.E.C. poster and 
showcard, depicting & sturdy elephant in conjunction with an 
Osram lamp. It being impossible to have a live elephant in the 
same position, relative to the lamp. as in the poster design, tLe 
arrangement adopted for the procession was to have a large 
plaster cast of ап Osram supported on the elephant's back, the 
animal being suitably draped. She lumbered slowly along,and the 
joint efforts of four attendants were necessary to keep her up with 

he horses in front, and by her antics she attracted the attention 
and excited the admiration of the thousands of sightseers who lined 
the route of the procession, 
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Rubber Exhibition, 1921.—Thirty-six British and 
foreign Governments have signified their intention of taking part 
in the fifth international exhibition of rubber and other tropical 
products, which, under the patronage of the King, will be held in 
London next June.— The Times. 


Domestic Appliances for Fijii—The Department of 
Overseas Trade informs us that the Imperial Trade Correspondent 
at Suva, Colony of Fiji, states that since electric lighting has been 
installed by the Municipal Council at Suva, he has had several 
inquiries regarding lighting and oooking apparatus, and he there- 
fore suggests that if he were supplied with illustrated catalogues 
stating prices, business would doubtless fellow. He understands 
that some lighting and cooking apparatus of United States manu- 
facture is already being used in the Colony. Details of the plant 
installed by the Municipal Council in Suva are not yet available 
in the Department. Catalogues should be addressed to the Acting 
Reoeiver-General, The Treasury, Suva, Oolony of Fiji. The 
Depattment wishea to be notified of any action taken in the 
matter. 


The Netherlands Indies.—A British Chamber of Com- 
meroe for the Netherlands East Indies has been incorporated ; its 
address is 38, Dover Street, W. 


Catalogues for Ecuador.— H.M. Consul-General at 
Quito (Ecuador), has notified the Department of Overseas Trade 
that he has received inquiries from local firms for various articles, 
including electrical material and tools. United Kingdom firms 
who would like to forward catalogues can obtain the names of 
these firms from the D.O.T. 


Trade with Mexico.—Complainte have been received by 
the British Vioe-Consul at Guadalajara that British goods cannot 
be delivered because of the home demand, and it is evident that if 
foreign markets are to be retained, this policy must be altered.— 
Board of Trade Journal, 


Lead Report.— Messrs. JAMES FORSTER & Co., in their 
dated November 27th, say:—‘‘Closing values yesterday 
were £28 November and £29 February shipment, these prices 
showing a loss of 90s. and 55s. per ton respectively on the week. 
On the first three days of the week there was heavy selling pressure 
in all positions, and the total transactions on these three days 
amounted fully to 4,500 tons. There has, therefore, been persistent 
gelling pressure since the 12th inst., quite 15,000 tons having 
© hands sinoe that date, the bulk of which was for delivery 
over the first three months of next year." ; 
Messrs. G. CAWSON & Oo, say that the general trade demand has 
been quiet. Electrical works, however, oontinue to buy freely, 
and are evidently well supplied with orders. 


Xmas. Selling Campalgn.— Опсе again the American 
. Society for Electrical Development is conducting a Christmas sales 
“ drive,” and, with characteristic American thoroughness, is flooding 
the towns with publicity literature, and awakening public interest 
with the slogan Say ‘Merry Christmas Electrically.” Indi- 
cations point to the eolipse of all previous campaigns conducted by 
the Society, and it has been found necessary to order a large 
amount of additional advertising matter to satisfy the requirements 
of applicants. 


French Banxite Exports.—As a result of the present 
impossibility of disposing of all the production of bauxite to the 
French alumina works, whose aotivity is restricted through the 
scarcity of coal, the Administration of Public Works has granted 
certain export permits, particularly for England and the United 
States. The bauxite sent out of the country is subject to an 
export tax of 20 per cent. ad valorem, according to the decree of 
October 22nd. 


The Federation of British Industries.—On Tuesday 
last the annual general meeting of the Federation was held. Over 
1,000 applications were received for tickets for the dinner in the 
evening, at which Mr. Rylands proposed the toast “His Majesty's 
Ministers,” and Mr. Lloyd George replied. Sir Robt. Horne and 
Sir Eric Geddes also addressed the meeting. Great importance was 
attached to the oocasion by the Federation. | 

On Wednesday a special conference of the constituent associa- 
tions was held at the Hotel Cecil, to discuss the taxation question 
with a view to making representations to the Government, 

In the oourse of his presidential address, Mr. W. Peter Rylanda, 
before his re-election as President for the ensuing year, made the 
following statement with regard to the policy that has always been 
adopted by the Federation of British Industries :— 

1. The Federation has supported with its full weight any policy 
generally agreed to be to the interests of all industries. 

‚2. It has given similar support to any policy which is to the 
interest of one industry or group of industries, and which does not 
affect adversely the interests of any other group. 

3. In oases where а particular policy is supported by one group of 
industries and is adverse to the interests of, or opposed by, another 
group of industries, the Federation has refrained from supporting 
one body of its members against another, and has confined itself to 
giving equal assistance and facilities to both sides in preparing and 
putting forward their case, and, of course, to endeavouring to 
promote friendly discussion between the parties, with the object of 
reaching an agreed policy. By “equal facilities " the Federation 
has understood the supply of information bearing on the question, 
arranging for deputations from the industries concerned to 
Ministers or to the House of Commons, and all similar action not 
involving actual support of one side against the other, 


The International Advertising Exhibition.— On Monday 
lust the Rt. Hon. Sir Robert Horne, M.P., President of the 
Board of Trade, opened the International Advertising Exhibi- 
tion at the White City. In the course of a briet opening 
speech, Sir Robert Horne said that to tax advertisements, as 
had been suggested on more than one occasion, would have the 
worst possible effect upon the prosperity of the country. 
Present-day advertisers employed the best of art and the 
most wonderful feats of imagination in the business of bring- 
ing their goods to the notice of the public. There was no 
doubt that increased distribution brought down prices, and 
advertisement effected wider distribution. Turning to the non- 
commercial side of the art, Sir Robert said that advertisements 


indubitably added to the cheerfulness of the world. 


From a spectacular point of view the Exhibition, which 
closes to-morrow, is one of the best London has seen. The 
ingenuity and art brought to bear in its preparation cause 
the visitor to forget the main purpose of tbe display in 
admiration of the results. The whole exhibition was volun- 
tarily organised by the Thirty Club of London, under the 
presidency of Mr. C. F. Higham, M.P., and all profits accruing 
are to be devoted to newspaper and advertising charities. 
The objects aimed at are to foster and extend British trade, 
to provide for one week a University of Advertising for 
the benefit of business houses, to gain for advertisers and 
manufacturers of branded or trade-marked goods a fuller 
public appreciation and goodwill, and to improve advertising. 
The advertising of goods as such is merely a corollary con- 
sideration—in fact the exhibition may be said to be for the 
purpose of advertising advertisement. iit is no doubt due 
to this that the various electrical organisations are not repre- 
sented. А number of trade and technical journals occupy 
stands. On Stand B128 the ILECTRICAL REVEW exhibits a 
number of photographs of electrical installations, &c., selected 
from past issues. Communication between the various 
of the buildings is maintained by means of a Siemens 30-line 
automatic exchange, which has proved to be one of the 
principal centres of attraction. The Hoover Suction Sweeper 
Co., Ltd., are carrying out demonstrations of their appliance 
on a tastefully decorated stand. The London General Omnibus 
Co. and Underground Railways exhibit samples of the posters 
familiar to all travellers by tube. In the Advertising 
House " is a small electric cooker by the British Electric 
Transformer Co., as well as electric towel rails, irons, and 
suction sweepers. 


Applications for British Trade Marks, — Appended is 
а summary of the recent applications for British trade marks 
in respect of productions connected with the electrical trades: 
and industries :— 

Emergo. No. 406,554. Class 15.—Electric lamps. W. S. 
Melling, E. T. Pheils, E. T. Cruise, and H. L. Denston, 
irading in co-partnership at 92, Newhall Street, Birmingham. 
July 30th, 1920. | 

K.L. (letters combined with design). No. 405,976. Olass 
8.—Spark coils and batteries for ignition purposes. The K.W. 
155 Co., Chester Avenue, Cleveland, U.S.A. June Alst, 

Sartax. No. 405,982. Class 8.— Electric signalling apparatus. 
for use on motor vehicles. Adams & Co., 362, London Road. 
Thornton Heath. July 12tb, 1920. 3 

Neohma. No. 407,414. Class 8.— Electric instruments. 
Clark-Neo Electric Devices, Ltd., 9, St. Helens Place, London, 


Omega. No. 406,739. Class 13.—Sparking plugs. Harold 
Longton, The Elms, Victoria Park, Wavertree, Liverpool. 
August 9th, 1920. | 

Derf. No. 407,797. Class 13.—Sparking plugs. The Derf 
Manufacturing Co., 9, Walker Street, New York, U.S.A. 
September 13th, 1920. | | 

Stols. No. 402,603. Class 11.—Electrophones, being ap- 
paratus for aiding the deaf. The Stols Electrophone Oo. 
1925 Ltd., 8, St. Martin's Place, London, W. C. March 31st, 


E. C. August 3lst, 1920. 


British Business Methods in Switzerland, — H. M. Consul 
at Berne has written to the Department of Overseas Trade 
to the effect that he has of late been greatly struck by the 
extent to which buyers of British goods before and during the 
Tar are now obliged to decline the offers made by British 

rms. 

German competition is keener than ever, prices овес ру 
German firms аге much cheaper than those quoted by Briti 
firms, and the conditions of payment made by German firms 
are much easier than those made by British houses. The 
latter insist upon payment accompanying orders, whereas 
the Germans give credit. This is giving rise to serious com- 
plaints. Н.М. Consul has been informed that even the Swiss 
General Post Office was required to pay before hand for an 
order which, of ‘course, was withheld on that account. 

Another complaint increasingly raised is that offers from 
the United Kingdom are made in British monev, measures, 
weight, &c., the British manufacturers leaving all the trouble 
of calculating, and all the risk of loss by exchange, to their 
would-be customers. "This trouble and risk should be assumed 
by the sellers, not by the buyers, if the offers are to lead ta 
business.— Board of Trade Journal. | 


1 


720 


THE ELECTRICAL REVIEW. [vot Br. 


No. #945, DECEMBER Z, 1920. 


A Carron Fire! —Au outbreak of fire on Thames-side, 
which threatened serious danger to the warehouses in the district, 
broke out about 10 o’clook on the night of November 26th. 
Smoke was seen issuing from the premises of Carron Company, and a 
brigade call was circulated. Within a few minutes about 30 
engines, and fire-floats on the river, were brought into action. It 
was feared that the fire would spread to the neighbouring premises, 
and: considerable difficulty was experienced by ine firemen in dis- 
covering the seat of the outbreak. | 

À fire occurred on November 24th at the premises of SIDNEY. 
ANDERSON, LTD., general electrical manufacturers, of Wellesley 
Court Road, Croydon. The fire was. confined to the жонор». 
апа damage estimated at £500 was done. 


Catalogues for Rumania. — H.M. Consul at Bukarest 
calis the attention of British firme to the desirability of sending 
booklets, catalogues, literature, &c., to Rumania as Printed and 
Oom mercial Papers," instead of by parcels poet, as considerable 
delay ocours in the delivery of packages sent by the latter service. 
The limit of weight for printed and commercial papers is 4 1b.— 
Board of Trade Journal. . { 


“Anquiry, — Makers of an ironclad distribution board 


with the letter 8 on the cover, are asked for. 


South African Represeutatives.—The British Manu- 
facturers’ Represenatives' Association of South Africa (Inc.), which 
was fognded. in 1909, now has а membership of nearly 400. The 
Association obtains a large number of. concessions for its members, 
and advises and protects them in a number of ways. The body 
also claims that it was largely instrumental in obtaining the with-. 
drawal of ша proposed income;tax upon British manufacturers. 


Wages. and Salarles. The. Dublin Corporation has 
approved of a report of the Electricity Supply Committee as to the 
rearrangement of the salaries of the department's engineering staff. 
Mr. Raul said that before the war the electricians were paid #160 
per. annum and switchboard attendants £108. Since then the 
salary of the electricians had been increased to £276, and the 
Committee now proposed that the salary of switchboard attendants 
should be fixed at £256. . 

The Falkirk Town Council and the Birkenhead Electricity 
Committee have agreed to pay the basic rates of salaries contained 
in the schedule of salaries issued by the National Joint Board. 

The Halifax Tramways Committee last week passed a resolution 
caling for the establishment of & National Joint Industrial 
Council, dealing: with all classes of municipal labour, instead of 
the many existing Joint Industrial Councils for different classes. 

The Bridlington Electricity Committee and the Sunderland 
Corporation Electricity Committee are recommending the Town 
Councils to adopt the new scale of salaries. 

The Halifax Corporation Wages Committee has decided that it 
cannot recommend the Council to carry out the award. 

The Bolton' Corporation Tramways Committee had under con- 
sideration, on November 24th, two applications for advances of 
wages, one national and the other local, amounting together to 16s. 

week. The two applications, if granted, would involve an 
addition of £16,000 a year to the coat of working. ; 

The St. Pancras Electricity and Public Lighting Committee. has 
replied to the. E.P.E.A. circular letter that, as one of the bodies 
which have conceded the terms to their technical ataffs, it greatly 
deplores the astion of certain undertakings in withholding pay- 
ment, but is of the opinion that undertakings which have given 
effeat to the agreement should not be penalised, and shou!d, there- 
ор be excluded from the operation of the strike notice. 

According to the Glasgow Herald, the Wages and Conditions 
Committee of the Glasgow Corporation recommends the Corpora- 
tion not to accede to the claim of the E.P.E.A., and to appoint a 
Committee of five to protect the interests of the Corporation " 

Dundee and Exeter have decided to give effect to the E. P. E. A. 
awurd immediately. 

Dover Corporation has declined to adopt the schedule. 

The position on the North-East Coast is as follows : — 

- Undertakings which have agreed. :—Newoastle Electrio Supply, 
and Cleveland and Durham Electric Power and Associated Com- 
panies, Newcastle and District Electric Lighting Co., Darlington, 
Middlesbro’,.West Hartlepool, and South Shields Corporations. 

Undertakings which have not agreed : —Tynemouth, Sunderland, 
Stockton and Newcastle Corporations — Newcastle Daily Journal. 


Trade with Canada.—In an interesting statement to 
The Times Trade Supplement of October 23rd, Mr. F. W. Frid, 
H.M. Trade Commissioner at Toronto, explained the special neeus 
and features of the Canadian market. Local representation, 
together with advertising and publicity, is indispensable; the 
Canadian buyer expects the seller to call upon him. The local 

representative should be allowed adequate expenses and consider- 
able freedom of action ; the choice of the right man, and 8u' 8 - 
quently the fullest possible support from the head office, are the 
keys to the situation. His acvice should be followed, and he 
should be helped by advertising in local papers—one of the 
essentials of successful selling in Canada. In some lines, stocks 
must be carried, and а technical man should be available to advise 
customers 88 to mechanical troubles. After selling a machine the 
agent should keep in close touch with the buyer, with & view to 
effecting repairs and tu »plying spare parts at short notice. 

The Canadian market differs from all other markets. its value is 
constantly increasing. and we are not doing anything like all that 
can be done to increaae the volume of British trade in Canada. 


LIGHTING AND POWER NOTES. , 


-sht 


Aera Tui —(Girr To HosPITAL.—ÀSs а war memoria, the 
directors and employés of the Port Talbot Steel Co. have presented 
an electrical installation, costing £1,500, tothe. ‚иш Hop: 
and undertaken to maintain it free of charge. -. z d PIT 


Abertillery— WATER Pow£gR.—Àt a talne of - ‘the 
Abertillery Water Board, on November 24th, a resolution was 
received from the Abercarn Urban District Council, a*king the 
Board to consider whether sufficient power could be secured by. 
using the water preasure at various stages from the Grwyne Fawr 
Reservoir to generate electricity for light and power. The Board's 
resident engineer, Mr. J. F. Jupp, pronounced the acheme ini- 
practicable, because it would not be possible to interfere with 
the pressure in the mains without spoiling the service, and the 
amount of electricity that could be generated from the compensa- 
tion water would be very little. The Board acoepted this view, 
though Mr. Bullock said he believed they could get sufficient power 
from the river Ebbw to generate electricity for the. = af the 
Weatern Valleys of Monmouthshire. 


Australla.— WATER TRUSTS AND РЕР С 
the recent annual session of the Waterworks Trusts Association 
it Was pointed out by delegates that it was not desired to forestal 
Municipal Councils, but in many shires it was found that Coundils 
were not always anxious to supply electric light and power. There 
was an enormous amount of water power going to te that could 
be utilised with profit EA the trusts and the State if it were used to 
generate electricity. ight be possible to arrange for the 
supply of electricity "a bul by the Trusts to Municipal ‘Councile 
which would undertake ite distribution. Mr. F. G. Moss (Numur- 
kah) said that the Kiewa scheme was on á par with an Italian 
project which supplied power and electric light to seven provinoes. 
A private company was prepared to spend 41,000,000 on ft. ‘but the 
State Government would not permit that. ‘Now the Government 
was pushing on the Morwell scheme, and did not seem so tn 
in Kiewa. The Electricity Commissioners, however, after 
inspection, were considering further data with’ regard to ‘ths 
project. The Kiewa scheme, if put into operation, would па other 
electricity for Bendigo, Echuca, tlemaine, FORUM aud 
important districta.— The Jerald (Sydney). 


Ammanford. — WAGES, — Mr. William Herbert, pro- 
prietor of the electricity works, asked for permission to charge an: 
extra 2d. per unit for electricity, making 114. in all, to meet the 
increase: of wages to his wórkmen under à reeent award. Pre- 
senting the report of а Committee which had gone into the matter 
with Mr. Herbert, Mr. D. Jones said it was admitted by Mr. 
Herbert that the additional wages, retrospective to April let lest, 
came to £111 16s., while an inorease of 2d. a unit would bring him 
in £491 per half-year, Mr. J. Н. Lawley, the chairman, said that. 
when the Committee pointed out to Mr. Herbert that this claim 
was ridiculous, Mr. Herbert said that unless he was allowed this 
increase he would refuse to sign the agreement which had been 
prepared for his disposal of the undertaking to the Council at an 
agreed figare. The Parliamentary agents, and the consulting 
engineer, Mr. Arthur Ellis; Cardiff, said this would not affect the 
Council's application for a Provisional Order at all, and any 
objection or apposition on the part of Mr. Herbert would be vary 
ill-advised. 


Brighton,—PsorosEp ExTENSIONS.— The borough eleo- 
trical engineer recommends the purchase of two 1,000-Kw. Peebles- 
La Cour motor converters, together with the necessary switohgear 
at an estimated cost of £20 ,000, "The following expenditure is aleo 
recommended: —Mains, £ 10 ,000 ; house services, £15 ‚000 and the 
purchase of motors for hire purposes, £ 1,500. seed 


Burnley. — Loan. — The Electricity Committee is 
applying for. sanction to borrow £5,000 in connection with the 
work of connecting the premises of intending consumers with the 
Corporation mains. 


Cardiff. — Year's WonkiNG. — The recently- issued 
annual report for the year endei March 31st last, shows ‘that the 
total revenue from all sources was £117,625, as compared with 
£84,011 in 1918-19. Working expenaes totalled £76,355, as againat 
£61,599, leaving & gross profit of £41,270 (£22,112). Interest, 
sinking fund, &c., absorbed £22,689, the final result being a net 
profit of £18,581, Which com pares very satisfactorily with last year's 
figure of £7 87, and isthe best result obtained since the inception of 
the undertaking. A feature of the year’ 8 working was the decrease | 
of power supplies owing to the cessation of war activities, On the 
other hand, increases in the sale of energy for lighting and 
heating, brought the total sales up to practically the same as in 
1918-19. 

DisrRICT BOAkD.—The Lord Mayor has been requested to call a 
conference, at an early date, of representatives of all electrical 
undertakings in South Wales and Monmouthshire, to discuss the 
Electricity Commissioners’ scheme for the formation of District 
Boards for the supply of electricity. 


СогЕ. —Ровис Ілантгхб. —Тһе Corporation Public 
Works Committee has decided to have the full number of public 
electric lamps lighted at 5.30 p.m., and extinguished before the 
military curfew hour (10 o'clock), additional hands to be employed, 
if necessary. А petition form is being signed at the City На by 
ratepayers who desire the relighting of the lamp: after the curfew 
period. 
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Edinburgh.— YeaR’s Workinc.—The total revenue of 
the electricity undertaking for the year ended May 15th last was 
£234,217, while the working expenses amounted to $162,020. Of 
the gross profit of 372.227, capital charges absorbed £61,676, 
leaving a net profit of $10,551. The number of units sold rose 
from 20,565,294 to 24,401,273. 

ELECTRICITY ӨОРРЬҮ ScHEME.—The scheme for the supply of 
electricity in Greater Edinburgh is now complete. The total cost 
of the various power stations, including Portobello and the 
subsidiary power stations, will be £1,497,891. 


Electricity District. —NORTH LANCASHIRE AND SOUTH 
CUMBERLAND.—The Electricity Commissioners have provisionally 
determined that the undermentioned-area shall be constituted a 
separate Electricity District for the purposes of the Electricity 
(Supply) Aot, 1919, that is to say :—So much of the County of 
Cumberland as is included in : —The Urban District of Millom, and 
the Rural District of Bootle, and the detached portion of the town- 
ship of Nether Wasdale in the Rural District of Whitehaven. So 
much of the County of Lancaster as is included ір :—The County 
Borough of  Barrow.in-Furness, the Municipal Boroughs of 
Lencaster and Morecambe, the Urban Districts of Carnforth, 
Dalton-in-Furnees, Grange, Heysham, and Ulverston, and the 


Rural Districts of Lancaster, Lunesdale, and Ulverston. So much | 


of the County of Westmorlind as is included in:—The Municipal 
Borough of Kendal, the Urban Districts of Ambleside, Grasmere, 
Kirkby Lonsdale and Windermere, and the Rural District of South 
Westmorland. An inquiry into the existing organisation for the 
supply of eleotrícity is to be held at a later date. Objections or 

tations must be made in writing to the Electricity Com- 
mission not later than April 30th, 1921. 


Harrogate.—YeaR’s WoRkiNG.—The revenue to the 
Corporation electricity department for the year ended March 31st 
last was £28,372, and working expenses totalled £18,457. Of the 
gross balance of £9,915 and other receipts, loan repayment and 
interest absorbed £3,761,sinking fund £4,286, reserve fund £1,052, 
and the capital expenditure defrayed out of revenne was £1,195. 


Hebden Bridge.— ADDITIONAL BoLkK SuPPLVYV.— The 
District Council, on November 24th, azreed to accept the Halfax 
Oorporation's terms for & further supply of electricity in oonse- 
quence of the Council's own works being unable to meet the needs 
of the district. It was also resolved to mak; further increases in 
the charges for electricity. 


Liverpool; — Loan Sancrionep. — Sanction to the 


borrowing of £100,000 for the provision of additional generating 
p'ant in connection with the municipal 'elestricity undertaking 
has been received by the Corporation. 


London.—JorwT ELECTRICITY AuTHOBRITY.— A Special 
Committee has prepared an important report to the London County 
Council on a scheme for the reorganisation of electricity supply in 
Greater London and for the establishment of a Joint Electricity 
Authority, consisting of not more than 30 members, representing 
the various interests, It is urged that the Joint Authority should 
have powers to acquire the generating stations and main trans- 
mission lines of tho existing companies, and that the benefits and 
economies resulting from this concentration should go to the 
consumers. The report was adopted by the Council on Tuesday. 

WOOLWIOH.— At 7 a.m. on Monday last, as a turbo-generator set 
was being started up at the Borough Council's generating station, 
it “raced away," and flew to pieces. Much damage, estimated at 
4830 000, was done at the station by flying dé^-is, and the noise of 
the explosion was heard over a wide area. Three of the station 
employés were injured, one seriously, and а number had narrow 
escapes. A 20-lb. piece of metal flew across the river a considerable 


distance, and killed a youth who was riding on the top of an- 


omnibus. One of the pieces of metal picked up some distance 
from the station was 11 ft. long. | 


New Mill. — Evecraiciry SUPPLY. — The District 
Council, on November 24th, conferred with Thu :stonland District 
Council on the question of electricity supply. The latter body 
wrote stating that it was cons'dering obtaining a bulk supp'y for 
dstribution throughout its district. The former body pointei 
out that if this were done, a spocia' order would be required, and 
that if the two bodies combined, expense would be minim'sed. 


Marsden.—WaTzR Power. — The question of the 
provision of electricity by water power was reported upon adversely 
at а special meeting of the District Council, on November 24th, by 
Mr. J. E. Schofield, electrical engineer, Bradford, who said it would 
be better for the Council to apply for а supply from the authorised 
undertakers in the area, or from the Hud iersfield Corporation. 
The matter was allowed to drop. 


New Guinea.— WaTaR-PowsR RgSOURCES.— According 


to the Sydney Daily Telegraph, Prof. David states that the 


potentialities of generating electricity by means of water power in 
New Guinea are enorm us, probably amounting to more than 10 
per cent. of the hydro-electrical resources of the whole world. 


New Zealand.—Lake COLSRIDGE UNDERTAKING.—. 


The Aucx land Weekly News states that the Lake Coleridze hydro- 
electric power undertaking has had another prosperous year. The 
capacity of the station ш 6,000 KW., and during the year ended 
March 31st last, the connected load increased from 5,900 Kw. to 
7,066 KW. The revenue for the year amounted to £45,831, and 
total expenses were £42,216, leaving a net profit of £3,585. It is 


oaloulated that the generation of the 33,000,000 units produced 
by steam plant would have required 45,000 tons of coal with a 
value of between £100,000 and £120,0C0. 

HyDpROo-ELsCTRIC ScHEME.—The Wairoa Power Boarl has 
decided to borrow £100,000 to harness Waikaremoana, £40,000 
for a transmission line from the headworks to Wairoa, and 
£60,000 for subsequent reticulation to the main perta of the 
country. | 


Perth.— Exrensions.—The Corporation has prepared a 
scheme for extensions to plant at its electricity works, and 
details are being sent to the Electricity Commissioners., 


Ruüacorm.—ELEkorRICITY District.—The Urban Dis- 
trict Council and the Raral District Council at a joint meeting 
have decided to object to inclusion in the scheme proposed by .the 
Electricity Commission, for a joint electricity area for the Mersey 
and West Lancashire district, it being pointed out that in Runoorn 
and Widnes the price of energy is 4d. per unit, as compared with 
prices varying from 6d. to 9d. charged by other undertakings in 
the proposed area. A recommendation was alao made that the 
existing area supplied by the Mersey Power Co. from its genera 
station at Runcorn should be constituted a separate area, inasmu 
as the company with its up-to-date plant and the extensions now 
being effected would be able to cope with any future demand 
which may be made upon it, and eupply electricity at a much lower 
price than would be possible under the scheme suggested. . |... . 


Swansea,— INTERRUPTION OF BuPPLY.—O wing to the 
main cable being damaged by the pickaxe of a workman in the 
street, electricity was cut off for an hour at Swansea on the morning 
of November 25th. p 


Tasmania. — HYDRO-ELECTRIOC DEPARTMENT. — Тһе 
Mercury (Hobart) states that good continues to be 
made with the Great Lake scheme, but the high cost of labour and 
machinery is giving the department much concern. The shortage 
of cement is partioularly acute. A company has been formed for 
the manufacture of this material, and it is confidently expected the 
State will be independent of outside supplies at a comparatively 
early date. Inquiries are s'il] being made for small blocks of 
power of from 500 to 1,00u H.P. for the establishment of new 
industries, which make it obvious that the indirect benefits of water- 
power will be very great. The commercial side of the business is 
still satisfactory, a profit of £5,000 being made over working costs 
and interest on the capital employed in constructing those portions 
of the scheme which are producing revenue. Several large under- 
takings are about to take supplies from the department, inclading 
the Electrolytic Zino Worke, the Hydro-Electric Power. und Metal- 
lurgical Co. (a carbide manufacturing firm), and Cadbury a, Ltd. 


. Wakefield.—Oprrosition To Оврев --Тһе Rural Dise. 
trict Council has decided to oppose the application of the Electrical 
Distribation of Yorkshire, Ltd., for a proviaional. order authorising 
it to supply electricity for all public and private purposes to the 
whole or part of the Wakefield rural district. 


West Lancs.—Evecrricity DisTRICT.—On November 
22nd a conference was held at the Liverpool tramway offices, of the 
authorities included in the Mersey and West Lancashire оу 
supply area, which will embrace Liverpool, Bootle, Birkenhead, 
Wallasey, St. Helens, Warrington and Southport. The conferenre: 
was held in private, but it is understood that one of the poiats 
raised was the possibility of an authority being faced with a. 
financial deficiency. Although this was hardly likely, it was 
pointed out that big strikes might dislocate the supply of eleot i- 
city. A point of the discussion was whether a deficiency. would be 
met by a levy on the rates ог on the consumers in the distriots of ; 
the respective authorities. N | 


"d 


TRAMWAY AND RAILWAY. NOTES, 


Bootle.—Er*crRIC VEHICLES. -The Corporation pro- 
poses to extend its interest in electric haulage, and at the Ministry" 
of Health inquiry held at the Town Hall on November 25th, into 
the application to borrow £13,053 for various purposes, the Town’ 
Clerk stated that the money was wanted chiefly for the purchase’ 
of electric vehicles for the haulage of coal and other materials, 
The application was unopposed. à | 


Burnley.—DricrT.—A deficit of £10,000 is showa in 
the Burnley tramway report for the last half-year. Application is 
now being made to secure permission to increase the rates by 
50 pər cent. Every effort is being made to curtail running charges. 


Australia.—New Зостн WaALES.—The report of the: 
N.S.W. Railway Commissioners on the question of installing a 
railless tramway aystem at Tamworth is adverse to the proposal: 
owing to the annual financial loss entailed, estimated at £4,000,—. 
Tenders. : : n T ‚ок, 

VicTORIA.—Under the Melbourne Tramways Bill, which was; 
passed in the last session of the Victorian Parliament, power was 
given the Board to take early action with regard to tramway pro-: 
posals as follows:—Melbourne to East Brunswick ; Melbourne to 
West Brunswick and Coburg ; Church Street, Richmond, oonnecting 
Clifton Hill with Prahran ; Bell Street, Coburg, connecting with. 
the tramways at Preston; a line connecting the East Northcote 
with Heidelberg districte.— Tenders. 7 8 
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MELBOURNE.—The report on the electrical system of the Mel- 
bourne and Metropolitan Tramways Board for the nine months 
ended June 30th last, reoords а total revenue of £309,383, and 
an expenditure of £277,177, leaving a gross profit of 831.936. 
The net result, after payment of capital charges, was a profit of 
826.140. 


Cardiff.—PETROL-ELECTRIC BUsES.— Following a visit 
paid by Mr. R. L. Horafield, the city tramway manager, and Sir 
John Courtis to other towns, the Tramway Committee has placed 
an order for six petrol-electric omnibuses of a standard make to 
relieve the oongestion on the tramcars in certain districts. The 
first 'bus is expected to be delivered next week. Mr. Horsfield pro- 
poses & scheme of routes designed to relieve the heaviest tramway 
sections and secure new traffic, the schedule of fares averaging 
2d. per mile. 


Doncaster.— BROKEN TROLLEY WIRE.—On November 
24th, а tramcar trolley, in turning a corner, left the overhead wires 
and became entangled in the network of stay wires, pulling the live 
wire into the roadway, but fortunately nobody was hurt. Power 
was quickly out off, and the Racecourse tramway service temporarily 
suspended. 


Dadley.—RuNAwAY TramcaR.—Owing to the brakes 
failing to act as а result, it is believed, of the greasy state of the 
rails, an electric tramcar at Dudley, Worcestershire, got out of 
control, on November 29th, whilst ranning down an incline. It 
first ran into a motor-wagon and then into a railway bridge, 
demolishing the masonry. There were 14 passengers in the car, but 
no one was seriously injured.— Westminster (razette. 


Durham.—TR&RANsPORT ScHEME.—The scheme of the 
Durham County Council for establishing ап elaborate system of 
tramways, trolley vehicles and motor-'buses for passenger trans- 
port over every district of the county has called forth a storm of 
criticism. The Council has already decided to promote a Bill in 
the next session of Parliament, and this without submitting an 
estimate of the approximate cost involved. The Durham and 
North Yorkshire Federated Chambers of Trade have passed a 
resolution vigorously opposing the scheme as involving unnecessary 
expenditure of public money, since the county is already well 
served by private transport companies. Protest meetings are 
being organised in various centres of the county. 


Halifax, —AccrpgNT.—4À tramway car got out of control 
at Halifax, on November 23rd, and came into collision with a 
motor-lorry which a few seconds before had been in collision with 
another vehicle. A woman passing was caught by the car and 
pinned undérneath. She was extricated and taken in an ambulance 
to the infirmary, but died before reaching there. Passengers who 
jumped о the car as it was rushing along were slightly injured, 
— The Times. , 


Japan.—PROPOSED EXTENSIONS АТ ҮОКОНАМА.—Ап 
application has been sent to the Yokohama Municipal Office by 
the Yokohama Electrio Car Co. for permission to extend the 
electric саг line by a double track from Honmoku to the 
Yawatabashi terminus along the ‘shore. The cost of the new 
enterprise is 1,600,000 yen, including 459,475 yen for rails, and 
130,650 yen for the reconstruction of the Yawata Bridge.— Eastern 
Engineering. 

L.B. & S.C. Ralliway.—ELkcrRiFiCATION.—Sir William 
Forbes, general manager of the London and Brighton Railway, 
reoently said that his directors had submitted to the Ministry of 
Transport a comprehensive scheme for the electrification of the 
main line between London and Brighton. It had been his ambition 
to live to see this undertaking oompleted. The time had arrived 
when, in spite of economies foroed by the Ministry of Transport, 
the trains between London and Brighton should be better than 
ever before.— Daily Telegraph. 


Liverpool,—Hian-SPEED Track.—The Tramway Com- 
mittee has approved of а scheme for а high-speed tramway track 
in the south end of the city. 


. London.—TBRAFFIC PROBLEMS.—A House of Lords Com- 
mittee, presided over by Lord Wemyss, recently considered 
the L.C.C. Tramways Bill, by which the Council sought powers 
to run omnibuses in order to connect up the tramways. 
The Underground combine opposed the proposal Mr. Pick, 
traffic manager of the London General Omnibus Co., stated 
that in the year 1903 the tramways carried 394,000,000 passen- 
gers and the horse-drawn omnibuses 287,000,000. To-day the 
motor-omnibuses were carrying 1,035,000,000 and the tramways 
1,111,000.000. The Underground group had always kept in mind 
that the problem of London traffic was a single problem, and it 
had tried to deal with it through co-ordination, and had 
endeavoured to come to an agreement with other transport under- 
takings in Greater London with that end in view. The amount of 
capital raised by the Underground group was £58,000,000, and the 
introduction of competitive traffic would be serious to the company 
financially, because it would lessen the sense of security of investors, 
and would seriously jeopardise the undertaking. The combine 
wanted to develop the Underground railways in many ways, and 
any new competition would be against these improvements. The 
Underground group had before it an expenditure of something 
like £9,000,000. A large sum had to bespent on new rolling stock, 
and it was proposed to enlarge the tunnels of the City and South 
London, and to make it of the standard gauge. This would involve 
an expenditure of £2,430,000.— Daily Telegraph, 
The Committee decided against the scheme, 


SUBURBAN TRAMWAY FaRES.— It is understood that, as a result 
of the report of the Tramway Charges Advisory Committee, which 
recently held an inquiry into the existing tramway fares, orders 
are being issued placing the London United Tramwaya, the Metro- 


politan, and the South Metropolitan Tramways on the same footing 


as regards charging powers. A few of the fare stages on the 
London United Tramways, which were unusually long, are being 
reduced in length, and the workmen's fares, which were previously 
exempt, are being increased. The new order provides that no 
material alteration is to be made in the fare stages on any of these 
three lines without prior consultetion with the local authorities 
concerned.— Daily Telegraph. 

TRAMWAY QUEUEs.—The L. C. C. was to appoint a Committee 
this week to frame a new by-law making queues at omnibus and 
tramcar -stopping places compulsory. The scheme includes the 
erection of shelters, and to each person joining a queue will be 
issued a ticket from a machine. hy not go a step further and 
issue the journey fare ticket at the same time, and thus save a 
large amount of the conductor's work ? 


Longridge.—LIdHr RAILWAY SCHEME.—À meeting in 
connection with the Longridge to Hellifield railway scheme was held 
at Chipping, last week. The engineer (Mr. Ferguson) said the 
Scheme would cost £300,000, and if people would only come 
forward with support there was a possibility of getting a grant 
from the Government. If the undertaking failed, such an oppor- 
tunity to open out the district would not occur again. Mr. Timothy 
Proctor was added to the list of directors. 


Newcastle, —FREE Passes.—The Corporation Tramways 
Committee, by 9 votes to 8, recommends the City Council to 
authorise the issue of free passes on the tramcars to members of 
the Corporation. 


Selby.— OverHEAD TRAMWAY.—At the Olympia oil- 
cake works property, an electric overhead tramway is being con- 
structed on the East Riding side of the River Ouse, to span the 
North-Eastern Railway line. 


Shildon.— ELectric VEHICLE. A few months ago the 
Urban Council decided to purchase an electrically-driven vehicle 
for scavenging pu The original estimate of the cost was 
about £1,100. At а meeting of the Council, it was reported that a 
letter had been received from the Northern Counties Electricity 
Supply Oo. stating that it had received a quotation covering the 
delivery in Shildon of a motor-generator required to charge the 
batteries of the vehicle, amounting to £334. To this would have 
to be added the cost of the shed for the protection of the generator, 
which would be about £150. The surveyor also reported the 
receipt in July of an intimation from the makers of the vehicle 
that the cost of the vehicle and accessories had been increased by 
5 per cent. on £1,250—2£62 bs. The total cost of the proposal 
would, therefore. be about £2,044. It was decided to adjourn the 
whole question indefinitely. 


Sunderland.—DxriciT.— On account of the deficit of 
£968 on the last six months’ working of the Corporation tramways, 
the Town Council is to take steps to abolish workmen's tickets 
and to accept advertisements for the outside of the cars. 


Wallasey. — Fare  INCREASE.—On December 6th а 
further increase in fares will come into force, when the minimum 
fare will be 13d. instead of Id., and id. or Id. will be added to 
moat of the existing fares. The increase has been rendered neces- 
sary, in view of a probable deficiency of £22,517 on the present 
estimates, and to meet an expenditure of £15,000 on the track, an 
extra charge of approximately £2,200 per annum for capital 
charges on the purchase money of 10 new cars, and the increased 
price of electricity, equal to an additional £2,400 per annum, 


TELEGRAPH AND TELEPHONE NOTES. 


Italy.—AvuToMaTIC TELEPHONES.—For the projected installa- 
tion of automatic telephone exchanges in Italy the Com- 
missione Tecnica per i Telefoni invited tenders from the 
following firms: Siemens Bros., of London (since withdrawn) ; 
the Automatic Telephone Manufacturing Co., Liverpool; the 
Western Electric Italiana, Milan; and the Società Industrie 
Telefoniche Italiane (Doglio), Milan, concessionaires of the 
Strowger automatic system of Siemens-Halske, of Berlin. 
The choice of the Commission has fallen upon the last named 
on account of the greater convenience and economy of the 
plans submitted, which decision has since been oflicially ap- 
proved. 


Canada.—Press Service.—It is understood that an agree- 
ment has been entered into between the Canadian Press and 
Reuter's Co. for a new cable service dependent upon an in- 
crease .of the Dominion Government subsidy from $8,000 
(£2,000) to $20,000 (£5,000) annually. 

At a representative meeting of Canadian journalists, held 
at Montreal, it was decided to enter into an arrangement with 
Reuter's Agency for a direct British cable service, to be 
edited in London by Canadian editors, and carried to Canada 
by direct cable.—The Times. > . 
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NEW WIRELESS STATION.—A site of about 40 acres has been 
purchased, says The Times Trade Supplement, by the Mar- 
coni Co. near Bird's Hill, eight miles west of Winnipeg, on 
which is to be erected a high-power wireless station, the 
construction of which is to be commenced early in the spring. 


Jamaica.— WIRELESS TELEGRAPHY.—The wireless telegraph 
station at Kingston, according to The Times Trade Supple- 
ment, is about to be enlarged and equipped with a new 
transmitting and receiving set, which will considerably extend 
its present radius of action of about 200 miles. 


New Zealand.—TELEPHONE SERVICE.—The telephone service 
is about a year in arrear. There are some 7,000 subscribers 
waiting to be connected with the various exchanges in the 
Dominion, and the new rates have had no effect on the con- 
tinued steady increase of applications. During 1919 over 
6.000 new subscribers were connected up, this being a record. 
Materials are now coming to hand slowly. In different parts 
of the Dominion the department is faced with the construc- 
tion of 1,456 miles of pole-line and 10,068 miles of open aerial 
telephone wire, and many miles of telephone cable, carrying 
anything from 25 to 600 pairs of wires in each cable. In 
addition to this, 565 miles of main lines are badly in need 
of overhaul. At Auckland the situation is more acute than 
in any other part of New Zealand, and special steps have been 
taken to expedite the installation of temporary automatic 
switchboard equipment at the central exchange, and in the 
different suburbs, in order to cope with the difficulty. 


South Africa.—TELEPHONE Servite.—The number of con- 
nections to the local Johannesburg telephone exchange has 
grown in thirteen years from 2,900 and one exchange to 
13,130 connections and four exchanges. Plans for further 
development contemplate 20,000 telephones in the municipal 
area by the end of another ten years. There is now one tele- 
phone to every eleven white inhabitants, as against one to 
25 in London. 


Telephone — Charges.—SELECT CoMMITTEE.—The Select 
Committee of the House of Commons which has for some 
months been considering the question of telephone rates of 
charges is apparently nearing the conclusion of its investiga- 
tions. 


Weather Telegraphy.—The members of the Third Inter- 
national Conference on Weather Telegraplty, now assembled 
in London to discuss new proposals for the daily interchange 
of meteorologicul data by wireless and cable, were enter- 
tained, together with a distinguished gathering of scientists 
of both sexes, to dinner on November 26th by the Maharaj 
Rana of Jhalawar. On two previous occasions the Conference 
has been held in London. е 

Sir Napier SHAW, outlining the progress of physical science 
since his undergraduate days, said he had lately seen at the 
Royal Society actual block-letter photographs of wireless mes- 
sages; and Sir J. J. Thomson was now dealing with the ten- 
thousand biHionth part of the atom, which not so long ago 
was regarded as indivisible. Meteorology, he said, was abso- 
lutely dependent upon international co-operation.—The Times. 


Wireless Telephony.—News DistrisuTion.—In reply to a 
question in the House of Commons, the P.M.G. stated last 
week that a series of experiments was recently made to test 
the feasibility of distributing news messages from a central 
distributing station by means of wireless telephony. The 
general result of the experiments was satisfactory, so far as 
audibility of speech was concerned, but, owing to the slow 
rate of transmission, due to the necessity for frequent repeti- 
tions, and to the fact that the messages could be easily 
intercepted, the news agency on whose behalf the experiments 
were made has not seen its way to adopt the use of the 
system. It was also found that the experiments caused con- 
siderable interference with other stations, and, for the present, 
the trials had been suspended. Experiments are, however, 
being made to test the practicability of using high-speed wire- 
less telegraphy for news and commercial services, and promis- 
ing results had been obtained. The development of the 
system was receiving the special attention of his technical 


advisers. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph indicates | 
the issue of the ELEOTBICAL REVIEW in which the “ Ойо1а1_ 


Notice” appeared.) 


OPEN. ы 


Australia. —MELBOURNE.— February 24th. Electricity 
Commissioners. Plant for the Morwell power scheme—25,000- 
12,500-Kw. turbo-alternators, 600-Kw. turbo-alternators, condensing 
plant, circulating pumps, transformers, and switchgear, copper 
cable, steel transmission towers, &o. (November 26th.) 

SYDNEY. — January 31st. Municipal Council. н.т. and L.T. 
cable (specification No. 628). Electric. Lighting Department, 
Town Hall, Sydney. 


Asia Minor, — Снто. — February 28th, 1921 (0.8.). 
Municipal authorities. Electric lighting installation for the town 
of Chio. Particulars from the Mayor, Town Hall, Ohio. 


Belgium, — ANTWERP, December 16th. — Municipal 
Council Armoured cable terminal and junction boxes, automatic 
cut-outs, &c., for use at the Antwerp Dock. The specification in 
French is available for loan to British firms ou application to the 
Department of Overseas Trade, 35, Old Queen Street, E.C. 

BRUssELS.—December 8th. Ministre de la Défence Nationale. 
1,750 kilometres of extra-light two-strand wire, for the Telegraph 
Battalion of the Belgian Army. Ten ders should be addressed to 
Le Directeur General Зе Direction Générale, 10, rue de Méridien 
à Bruxelles, Bruxelles. А copy of the specification can be consulted 
on application to Mr. Holloway, Department of Overseas Trade, 
35, Old Queen Street. 

December 14th. Municipal authorities of Ougre? (Provinoe of 
Liége). Establishment and equipment of a laboratory for the 
standardisation and verification of three-phase electricity meters. 


Birmingham, — December 11th. Electricity Supply 
Department. Six months’ supply of stores, including vuloanised 
wire and wiring sundries, carbon brushes, &c. Mr. E. J. Jennings, 
Secretary, 14, Dale End. 


Canterbury. December 6th. Electricity Department. 
Extra-high-pressure and medium pressure D.C. switchgear and cable 
connections for the same, (November 19th.) : 


Frauce.— December 17th. The French State Railway 
authorities. The supply and installation of the necessary plant, 
at the railway works at Batignolles, Sotteville, Rennes and 
Saintes, for the maintenance of train electric lighting installa- 
Paine Particulars from the Service Eleotrique, 88, Rue de Rome, 


Littleborough. December 20th. Urban District Council 
Electricity Department. — High - tension cables, roadwork, &o. 
(November 26th.) W 


London. — Sr. MARYLEBONE.—December. 6th. Elec- 
tricity Department. LT. and B. H. r. lead - o vered paper - ins ulated 
cable, for 12 months, (November 26th.) | 


Monte Video.— January 14th. Management of the 
Usinas Electricds de Monte Video. Steam turbo-alternator of 
10,000 Kw. with the steam piping and cables; surface oondenser 
with pumps, хо. Сору of conditions and specification (in Spanish) 
may be seen at the Department of Overseas Trade (Mr. Holloway) 
up to December 4th, after which date it may be borrowed by 
British firms. А | 


Poutypridd, — December 14th. Board of Guardiass. 
Supply of electrical material. Mr. W. Speckett, Union Offices. 


Rhodesia, — SALISBURY. — January 18th. Municipal 
Council Electric generating plant, switchgear, cable and con- 
verters. Sp2cification (£3 За.) from the Council's Consulting 
Engineer, Royal Chamters, Johannesburg. 


Stockton-on-Tees.— December 7th. Electricity Depart- 
ment. Underground tramway cable (various lengths), single and 
three core. (November 26th.) 


Southampton.—December 17th. Electricity Department. 
Steelwork for extensions to boiler house and extensions to boiler- 
house equipment, exclusive of boilers. (See this' issue.) 


St. Helens.—December 11th. Electricity Department. 
One double-girder hand-operated overhead travelling crane. (See : 
this issue.) х 

Wallasey.—December 14th. Corporation Gas Depart- : 


ment. Four electrically-operated capstans. Mr. J. H. Crowther 
Gas Works, Limekiln Lane. : 


CLOSED. 
Australia.—P.M.G.’s Department, Victoria. Accepted: 


Automatic switchboards, together with associated apparatus, for the tele- 
phone exchange, Collingwood, £34,884. —Automatic Telephones н), 
td. : и —4е ° 


Derby.— Electricity Committee :— 
Extensions to power station buildings, £45,970. —E. Morley & Sons. 


Italy.— The Italian State Railway authorities in Rome 


recently invited tenders for the supply of 150 kilometres of coppar 
wire, the successful tendering firm being the Pirelli Oo., of Milan. 


London. — STEPNEY.—Electricity Supply Committee : 


440 yd. °2 sq. in. lead-covered cable.—W. T. Henley's Teleg. Works Co., 
Ltd., £440 (accepted). | AED 


Manchester,— Electricity Committee. Accepted :— 
Steel work for the turbine house and switch house at Barton power station. 
—Sir Wm. Атто! & Co., Ltd. 
Extensions to coal-conveying plant. —W. J. Jenkins & Co., Ltd. 
Tramways Committee. Aocepted:—  . "E 
Tramway-type automatic circuit breakers, —Met.- Vickers Elecl, Oo., Ltd. 
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Government Contracts.— The following Government 
contracta have been placed during October, 1920.. 


ADMIRALTY (CONTRACT AND PuRCHASE DEPARTMENT). 
Blectrically driven capstan.—Douglas & Grant, Ltd. 
Copper strip.—British Insulated & Helsby Cables, Ltd. 
180-в.н.Р. motor.— Electric Construction Co., Ltd. 
Motor-driven plate bending machines.—Scriven & Co., Ltd. 
Sections for accumulators.— Premier Accumulator Co., Ltd. 
Turbo generator, boiler, &c.—W, H. Allen, Son & Co., Ltd. 


War Orricx. 

Diesel alternator.—English Electric Co., Ltd. 
Electric lamps.—General Electric Co., Ltd. 
Salammoniac.—Brunner, Mond & Co., Ltd. 

Wireless telegraph — valves.—General Electric Co., Ltd. 


Post Office. 


Telephone apparatus.—British L. M. Ericsson Manufacturing Co., Ltd.; 
. International Electric Co., Ltd.; Peel-Conner Telephone Works, Ltd.; 
Siemens, Bros. & Co., Ltd.; Western Electric Co., Ltd. 

Testing apparatus.—Evershed & Vignoles, Ltd. 

Cable bearers.—F. W. Male & Sons. 

Ra i and telephone cable.—W. Т. Henley's Telegraph Works Co., 

; td.; Union Cable Co., Ltd.; Western Electric Co., Ltd. 

Leclanché cells.—General Electric Co., Ltd.; Siemens Bros. & Co., Ltd. 

Condensers.—H. W. Sullivan. 

Fibre conduits.—Key Engineering Co., Ltd. 

Corde for telephones.—London Electric Wire Co. & Smiths, Ltd.; Phoenix 
Telephone & Electric Works, Ltd. 

Ducts.—Albion Clay Co., Ltd.; Donington Sanitary Pipe & Firebrick Co., 
Ltd.; Doulton & Co., Ltd.; Ensor & Co., Ltd.; Hepworth Iron Co.; 
J. Oakes & Co.; Oates & Green, Ltd.; Sharp, Jones & Co.; С. Skey 
and Co., Ltd.; Stanley Bros., Ltd.; Star Brick and Telegraph Co., 

Lid. Sutton & Co.; J. H. Turner & Lisney, Ltd. 

Insulators.—Taylor, Tunniclifle & Co., Ltd. 

Gasfilled lamps.—Siemens Bros. & Co., Ltd. 

керо — эман Electric Co., Ltd.; General Electric 

op t . lic : 

Electric motors.—Crypto Electric Co., Ltd.; S. G. Leach & Co. 

, Spindles for insulators.— Bayliss, Jones & Bayliss, Ltd.; Bullers, Ltd.; 
Horton & Son, Ltd. | 
:* Voltoids.—Brunner, Mond & Co., Ltd. 

H.D. copper wire.—T. Bolton & Sons, Ltd.; British Insulated & Helsby 
Cables, Ltd.; R. Johnson & Nephew, Ltd.; F. Smith & Co. (incor- 
porated in the London Electric Wire Co. & Smiths, Ltd.); J. Wilkes, 
Son & Mapplebeck, Ltd. 

Switchboard wire.-—London Electric Wire Co. & Smiths, Ltd.; Macintosh 

Е Cable Co., Ltd. 

Laying conduits.—London-Bristol-Newport (S.W. Section III): W. Dobson. 

Stepney, &c., and Hornsey (Crouch Hall Road): O. C. Summers. 

Glasgow: A. Duncan. Stratford Exchange area: W. lles. Preston- 
Blackpool (Section 1): W. Pollett & Co., Ltd. Hendon, Edmonton 
(Silver Street), and Hampstend-Hendon Junction: H. Farron. St. 
Peter's (Manchester): W. Turner (Ardwick), Ltd. North Midland, 
Post Office Engineering District: Hodge Bros. (Contractors), Ltd. 
North-Western and South Wales P.O. Engineering Districts: J. F. 
Hodge & Co. 

Manufacture, supply, drawing in, and jointing cable.—Toll-City and Toll- 
Gerrard Junction (London): British Insulated & Helsby Cables, Ltd. 

Medium power wireless station —C. F. Elwell. 

Telephone exchange equipment.—Fort Dunlop, Birmingham: Western Elec- 
tric Co., Ltd. Sub-contractors for batteries: Chloride Electrical Stor- 
age Co., Ltd. For charging machines: Crompton & Co.. Dewsbury: 

estern Electric Co., Ltd. Sub-contractors for batteries: Chloride 
Electrical Storage Co., Ltd. Charging machines: Electrical Con- 
1 Co., Ltd. Avenue (London): Peel-Conner Telephone Works, 
td. i 
Crown AGENTS FOR THE COLONIES. 


Battery materials. —Siemens Bros. & Co., Ltd. 
Cables, &c.—British Insulated & Helsby Cables, Ltd. 


H.M. ОРЕСЕ or Works. 
Engineering services, Royal Mint, electric motors.—Lancashire Dynamo 
and Motor Co. i f 
Ain MINISTRY, 
Inert batteries. — Siemens Bros. & Co., Ltd. 
L. T. Cable. — Western Electric Co., Ltd. . . x 
Spares for motors.—Campbell Gas Engineering Co., Ltd.; English Electric 
Co., Ltd. 


FORTHCOMING EVENTS. 


of Mechanical Engimeers.—Friday, December 8rd. At 6 p.m. 
Further discussion on the paper by Mr. A. Ramsay on The Human Factor 
in Industry." : 


: Electriea] Soclety.—Friday, December 8rd. At the Philo- 
sophícal. Institute. At 8 p.m. Paper on „An Electrical Engineer's Walk 


Round & tory,” by Mr. J. Walker. 
of Engineers (Inc.). —Monday, Deceember 6th. At Burlington 
House, Piccadilly, W. At ö p. m. Ordinary meeting. 


1 Soctety of Arts.—Thursday, December Tth. At John Street, Adelphi 
W. C. At 4.80 p.m. Paper on “ The Trade of Australia During and 
After the War,“ by Mr. A. Н. Ashbolt. 


Association of Engineers-in-Charge. — Wednesday, December &th. At 
: 8t. Bride's Institute, Bride Lano, B.C. At 7.30 p.m. Address by the 
‚ President, Mr. W. Н. Patchell. 


Chelmsford Engineering Society.—Thursday, December 9th. At the East 
x han Institute of iculture. At 7 p.m. Paper on “Ether Waves," 
by Mr. W. G. 8mith. 


Institution of Electrical Engineers. — Thursday. December 9th. At the 
Institution of Civil Engineers, Great George Street, S.W. At 6 p.m. 
Adjourned discussion on papers by Mr. Woodhouse and Mr. Kapp. 


‚ Geottish Centre.—Satorday, December lith. At Rankine Hall, 
Glasgow. At7.8)p.m. Smoking concert. 


(Steden * Section).—Friday, December 8rd. At King's College, 
Strand, W.C. At 6.80 p.m. Discussion on The Modern Tendency to 
Trusts: Is it Beneficial ?" to be opened by Mr. A. Serner. 


(North Western Centre). — Tuesday, December "th. At the 
‘Engineers’ Club, Manchester. At 7p.m. Discussion on Report on the 
Heating of Buried Cables.” 


Sco:tish Centre (Students' Section).—Friday, December 10th. At 
the Royal Technical College, Glasgow. At 7.30 p.m. Paper on “Static 
Transformers,” by Mr. R. Dickson. 


Society of Londoa.—Friday, December 10th. At the Imperial 
College of Science, South Kensington, 8. W, At5p.m. Ordinary meeting. 


Technica: Inspection Association —Friday, December 10th. At the Royal 
Bociety of Arts, John Btreet, Adelphi, W.C. At 7.80 p.m. Paper on 
' Some Features of Tensile Fractures,” by Dr. G. H. Gulliver, 
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. NOTES. 


Electricity in Docks.—Interviewed at Liverpool, after 
a lightning tour of American shipping ports, Mr. L. A. P. Warner, 
the general manager and secretary of the Mersey Docks and 
Harbour Board, said he saw 5,200 tons of coal loaded and trimmed 
into a Dutch steamer at Baltimore in less than five hours, Not a 
single human trimmer was employed, the entire process being 
entirely mechanical. The Americans were able to beat us in the 
use of mechanical appliances, because electric power there was so 
cheap. In New York, for general oargo, they had а few movable 
electric winches which were used on some of the piers to work in 
connection with the ship's gear. 


The Channel Tnnnel.—' Tne prospects for the early 
construction of the Channel tunnel are very good," said M. 
Jonnart, formerly Governor of Algeria, speaking at a dinner of 
the Franco-British Association at Paris on November 23rd. “ The 
French Government supports the ssheme on this side of' the 
Channel, and so do а number of provincial councils. Onthe British 
side the War Office, Admiralty, and Air Council no longer object." 
The General Council of the International Parliamentary Trade 
Conference (Paris) has passed a resolution expressing a wish that 
the Governments of France and Britain should undertake the con- 
atruction of a Channel Tunnel as quickly as possib!e, 


A ‘Thunderstorm Detector.—AÀ thunderstorm detector 
has been installed at the Croydon aero rome, by the aid of which 
pilots of aircraft will Ъз kept informed of the weather conditions 
prevailing along their route of flight. The instrument is con- 
atracted somewhat on the same lines as wireless telegraphic 
apparatus, so that it is acted upon by atmospheric electrical 
discharges. By using the principles of directional wireless 
telegraphy, the direction, distance, and rate of travel of a storm 
can be ascertained. 


Industrial Electric Truck Taxes.—It is frequently the 
case that industrial electric trucks, now so much in use in factories, 
workshops, goods yards, docks, &c., are employed to transport 
goods and materials a short distance along the public highway, 
from one factory to another, or, perhaps, from the factory a short 
distance to the nearest railway goods yard, These litt'e trucks 
cover but a very small mileage in the year, especially in running 
along the public highway, and it would be a hardship if the 
owners had to pay the new motor-tex on such vehicles because of 
this fact. The matter has been taken up with the Ministry of 
Transport by the Electric Vehicle Committee of Great Britain 
[with the assistance of Mr. W. Hixson, of the Society of Motor 
Manufacturers and Traders, Ltd.]. The Electric Vehicle Com- 
mittee announces that it has been given to understand that where 
industrial electric trucks are used in the ordinary way of business 
in transporting goods and materials from one fastory or depart- 
ment to another, which entails the crossing of public highways, or 
going a short distance to and from a near-by goods station—in 
other words, where they ave only used over short distances along 
the pablic highways in the course of the year—it is not n 
for such electric trucks to be licensed. The Committee has been 
informed that instructions will be sent to the police and the 
Treasury offisia's, in the event of there being any occasion for 
doing во. | 

The Roads Department of the Ministry of Transport explains 
that the “amount to which the roads are used by the class of 
vehicles referred to varies so largely that it has not been found 
possible to lay down any hard and fast rule at the present time 
about the exact liability to taxation of these vehicles under the 
Finance Act, 1920, which must dspend on the circumstances of 
each саге." 


An X-ray Martyr.—The death has taken place at Paris, 
at the age of 46, of yet another martyr of the science of X-rays, in 
the person of Dr. Charles Infroit, chief of the radicgraphic 
laboratory of the Salpétriére Hospital. Dr. Infroit was seized by 
X-ray dermatitis 10 years ago, but he refused to give up the master 
passion of his life, and declared: “It only remains to me to work 
on while awaiting death, and try to discover methods of protection 
for others.” During his long martyrdom he had to undergo more 
than 20 operations, which successively took from him all his 
fingers, then his hands, then his left arm, and, a few months ago, 
his right arm as well. His agony has not been in vain, sinoe he 
has been able to make very valuable discoveries in the action of 
X-rays, and about a year ago he declared that he had managed to 
devise an installation by which he could guarantee that none of 


his assistants ran the slightest danger of radiodermatitis.—7he 


Times. 


Electric Trucks In Docks.— In course of time it is 
likely that the old-fashioned hand trucks used in the Liverpool 
Dock sheds in oonnect/on with the loading and unloading of cargo 
steamers will completely disappear, and their places will be taken 
by electrically-propelled trucks, which have enormous economio 
advantages. They are able to carry 5 to 10 times the weight that 
can be handled by the old method. There are several standard 
types of trucks employed. Some of them have been used in loading 
and unloading steamers of the Cunard, White Star, Harrison, and 
other steamship lines. One particular type of truck so employed 
was a heavy duty truck, the specification of which was as follows :— 
Capacity, 1 ton; speed empty, 6 miles per hour; loaded, 6 miles 
per hour; loading space, 7 ft. by 3 ft.; length overall, 8 ft. 6 in,; 
height of platform, 1 ft. 11 in.; clearance under truck, 5 in. 2 


g — . 
-— = а заь „ -qom — — - = ms —e 2 T oat 


aL 87, No 2345, Dzcrusza3,19:0] THE ELECTRICAL REVIEW. 


The Proposed Severn Barrage.— The cost of this scheme, 
the official outline of which is given elsewhere 1п this issue, is 
estimated by the Daily Mail to be £30,000,000. The Evening 
News states that at Bristol the scheme is regarded as perilous, 
«4nd Sir John Hawksham, when consulted many years ago on a 
proposal to '' dockise ” the Avon, expressed grave doubts about 
the scheme, because of the intluence of the tidal waters of the 
Avon and Severn on maintaining the present navigability of 
tha Bristol Channel. . That was one of the reasons why 
dockising the Avon was abandoned in favour of the construc- 
tion of the Royal Edward Dock at Avonmouth. It is feared 
that damming the Seyern may lead to the silting up of the 
existing nayigation channels. Another question asked is: Will 
tbe existing port& be.exposed to the oompetition of a huge 
Severn dock backed by State funds? Bristol ratepayers have 
spent over seven millions on docks, and this aspect is of serious 
importance. ! EN : 

Ihe Times engineering correspondent remarks on the 
absence -of anything resembling a detinite estimate of the 
cost of constructing the necessary works. Yet this cost is the 
crux of the problem. ‘The whole point is, whether this great 
force of nature can be directed for the use and convenience of 
man at a cost that will enable the power obtained to be sold 
at a price that will compete with that charged for power pro- 
duced from coal or other fuel by the methods ordinarily prac- 
tised. Apart from the electrical equipment, the civil engineer- 
ing works needed must be very expensive; and the question is 
whether .the interest on the capital required for these works 
wil not amourit to a greater sum per unit of power realised 
than can be obtained per unit sold, the selling price being 
governed by the competition of power derived from coal. The 
scheme is not a purely hydroelectric one, but 18 mixed up 
with the provision of facilities for railway and road transport 
across: the Severn, and with the development of a great ship- 
ping area above the dam. The estimates of the cost of power 
ean, therefore, be made to vary with the proportion of the 
total eapital costs allocated to the different components. Pro- 
bably on a purely hydro-electric basis the scheme would have 
little chance of commercial success. and only by unloading 
part of the. capital cost on a substitute for a bridge can a 
pma facie economical case be made out. Apart from these 
adventitious aids, the Severn scheme appears to be as promis- 
ing as any that could be formulated. The Dee, however, also 
has its attractions. 


à 


The Crisis In Electricity Supply.— As we go to press, we 
have received the following letter :— 

In conheetion with the demands of the Electrical Power 
Engineers' Association and their threatened strike, а very 
considerable Press campaign in the electricity papers has been 
organised to further the aims of that Association, but as far 
as I am aware nothing has so far been published setting forth 
any of the reasons why the great majority of undertakings, 
municipal and company, have refused to adopt the schedule 
of salaries апа conditions attached to the same. I propose, 
therefore, briefly to state some of those reasons. | 

The so-called National Joint Board responsible for framing 
the schedule of salaries 1s & self-constituted body. It is true 
it is composed of representatives of associations of both muni- 
cipal and company undertakings, but these Associations were 
never in any way authorised by their respective member 
undertakings, or certainly only by a verv minute proportion of 
them to negotiate ог draw up a schedule of salaries, The 
undertakings were not consulted and had no voice directly or 
indirectly in drawing up the schedule. and indeed few, if any, 
knew that it was being prepared. This is entirely contrary to 
the usual procedure of Whitley Councils, which I believe is 
that each District Council draws up its own schedule, and the 
National Council, more or less formed out of or elected by the 
District Councils, revises the schedule allowing considerable 
latitude for local conditions, &c. То accept this schedule 
would be to acknowledge the right of this self-constituted 
Nationa? Joint Board’ to dictate in future anything else it 
may think fit. There is no question of dishonouring an agree- 
ment, as no agreement has been made. | ` d 
As regards the schedule itself, which is based on paynient in 
proportion ‘to plant capacity, just now many undertakings, 
possibly at the suggestion of the Electricity Commissioners, 
are installing relatively large units, resulting in a very 
abnórmal proportion of spare plant—in some cases as much as 
150 to 900 рег cent. In such cases 15-20 ner cent. addition to 
the technical staff salaries which it would involve obviously 
could not be entertained, when there is no corresponding in- 
crease of revenue. A fairer basis would appear to be тахь 
mum demand or units sold. Technical men will admit that a 
station with ample spare plant is easier to run than one with 
little or no spare plant: and the basis.of salaries in proportion 
to plant capacity isa further direct incentive to employers to 
delay extenaione as long as possible. 

The grading of the scale leaves much to he desired. Length 
nf service is apparentlv not faken into account, the man who 
has been a month in his berth receiving the same as one who 
has completed several years. Cases are also quoted of voung 
men who have heen advanced in nasition to. sive them a 
chance instead of bringin in outsiders, who under- the seale 
would earn six or seven times their pre-war salaries notwith- 
standing that their experience in no wav warrants it. There 
are nthera who have quite recently obtained in competition 
nesitiona in other undertakings at substantial advances and 
who, under the scale, would obtain 20-25 per ?. INE 
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The coupling of the clerical and commercial staffe with the 
technical men is one the municipalities will certainly not 
entertain. They contend that a clerk is a clerk whatever 
department of the Corporation he is in, and different salaries 
cannot be considered for the Electricity Department. It is 
further pointed out that there is the Municipal Councils 
Administrative Technical and Clerical Whitley Council. 
-Whilst the various municipal. committees and company 
boards are inclined to be very sympathetic to their technical 
staffs, it is a question how far they are likely to permit inter- 
ference by outside bodies, such as Whitley Cauncils, witty the 
management of an undertaking, and further this,, is not 
exactly the time to enforce unreasonable demands when out- 
put and revenue are decreasing in many towns owing to bad 
trade. Some of the junior engineers in smaller provincial 
stations should also remember that their training and qualifi- 
cations are not all that can be desired. „ 

. . .Execrricity,, UNDERTAKING.. 

With regard to the opening sentence of this letter, our 
correspondent is in error. No Press campaign in the. elec- 
tricity papers has been organised. Our views are wholly. our 
own, and if the electrical Press in general supports the aims 
of the Electrical Power Engineers’ Association, it is because 
that Press is convinced of their justice. . ^ 3 7 o6 


The Position of the Б.5.С.А. — As we go to prees the 
following comes to hand :— | Е qr d 
At а meeting convened іп the City Chambers, Edinburgh, 
on November. 29th. 1920, of. representatives. оѓ Scottish 
Municipalities and Electricity Supply. Companies, to discuss 
the formation of a District Joint Board for technical and 
clerical staff members of the electricity supply industry, it was 
resolved to form such a Board for the technical staff only, to 
the exclusion of the commercial staff, who have representa- 
tives on the National Joint Board. € was also resolved that 
a meeting should take place with representatives of the Elec- 
trical Power Engineers' Association to discuss the matter. As 
the Electricity Supply .Commercial Association has.been ex- 
cluded from such meeting, it is up to the Scottish members of 
the E.P.E.A. to stand by their friends in the E.S.C.A., and 
refuse such a meeting unless the E.S.C.A. are to be included 
in the District Joint Board. It was also stated at the meeting 
that, as Edinburgh had paid the E.P.E.A.'s latest Scale of 
salaries, the members of the E. P. E. A. in that good town 
would ''blackleg.'" This remains to be seen on December 
l4th.—Scoresca. g. , к 
А Sinn Fein Plot.— Details of documents captured from 
Sinn Fein agents were published by the Irish Office on Novem- 
ber 24th. After giving exhausted: particulars of the greater 
part of the plant at the Stuart Street power station, Man- 
chester, details of personnel required for its destruction, are 
given, with instructions as to tbe best time and methods. The 
time suggested for the raid was about 9 a.m. on Sunday, when 
a minimum number of men would be present at the works, A 
detailed plan was given for the guidance of an attacking party. 
Six men were to force an entrance into the time office, three 
to hold up anyone who came in, while the others wrecked the 
telephone system. Another party of six would force another 
entrance, three to remain to admit a car carrying the necessaty 
tools and materials for demolition work, and the other three 
to go to the fitting shop, where all employés would be 
'" rounded up." Guards were to be placed on all gates, while 
the main body of attackers- preceeded: with their work of 
destruction. Thirty men were to be. sent to:the main engine 
room, where small parties of three were each to attack'a tur: 
bine. Ten others would proceed to destroy the balancers by 
setting them alight with oil and waste. Four men, with séven- 
pound hammers, were to demolish the main switchboard, and 
three others were to be detailed for the;destruction of the large 
„marine engine. The total number of men arranged for 
was 65, with four or five '' officers." In an interview follow- 
ing the publication of the documents, Mn S. L, Pearce said 
that there was no doubt that the information. giyen was ob- 
tained on a Sunday in October, when à party of four men and 
two women visited the station with a permit óbtained in a 
perfectly legitimate way by one of the department's employé. 
There was abundant evidence that the documents had been 
compiled by men with some experience of power stations. It 
is rather amusing to note thé way in which it was proposed to 
demolish the marine engine, which, to say the least of it, is of 
substantial construction. The three men detailed to “attack 
the marine engine " with “ hatchets and oil” would require 
a great deal of patience and perseverance, and, in fact, the 
methods partake of the nature of the plan for irritating the 
Dean bv scratching the dome of St. Paul's. Later, on in. the 
report, however, gun-cotton is mentioned“ Two or three men 
will go to the marine-type engine. Two men can attack it with 
hatehets, drench it with paraffin oil. and prepare it for light 
ing while the other man is placing bis charge of gun cotton.“ 


British Bauxite.—New arrangements are being made 
for the control of the bauxite industry in British Guiana. 
According to the Times Trade Supplement all existing eonces- 
sions will be cancelled and the deposit monev refunded. When 
new allocations are made, four concessions will be reserved for 
British interests., In Western Australia the Australian Bler- 
tric Steel Co. is investigating the possibilities of producing 
aluminium from the deposits of bauxite that have been. dis- 
covered there. nd s 
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The Electrical Research Assoclation.— Particulars of 
the organisation of the British Electrical and Allied Industries 
Research Association have been received, but аге held over owing 
to extreme pressure on our spaoe. 


The Chamber of Commerce for Italy.—The Department of 
Overseas Trade has been informed that the British Chamber of 
Commerce for Italy has removed from 75, Via Nazionale to 238, Via 
Sicilia, Rome. 


Appointments Vacant.—Clerk of works in the mains 
department (£450) of the Manchester Corporation electricity 
department; part-time teacher of electrical engineering for the 
Acton and Chiswick Polytechnic ; electric-motor mechanic for the 
Wakefield Corporation electricity department; civil engineer 
(21,500) and electrical engineers (£1,000) and draughtamen 
(4800) for a hydro-electric power scheme in the Federated Malay 
States. See our advertisement pages to-day. 


Anstralla and Research.—A Bill now before the Com- 
monwoalth Parliament to establish the Institute of Science and 
Industry provides that the Institute shall be divided into bureaux. 
There will be a Bureau of Agriculture, a Bureau of Industry, and 
such. other bureaux as the Governor-General may determine. A 
director will be appointed, whose task it will be to co-ordinate the 
results of scientific research in the Commonwealth and abroad, so 
far as is possible for their practical utilisation in Australia. A 
.further provision aims at enabling the Governor-General to appoint 
advisory boards to assist the director. The experta will be paid.— 
The Times Trade Supplement. 


INSTITUTION NOTES. 


Institution of Electrical Engineers (East Midiand Sub-Centre). 
—A meeting was held at the Technical College, Derby, on 
Tuesday, November 30th, at 6.45 p.m., when a paper was read by 
Mr. C. Sutton on “The Development of the Modern Turbo- 
Alternator.” 

Association of Engineers-in-Charge.—The Association's pro- 
gramme for the 1920-21 Session is (as at present arranged) as 
follows :—December 8th—Presidential address, by Mr. W. Н, 
Patchell, M. Inst. C. E.; January 12th—Paper by Capt. Е. S. Shaw. 
“ Pulverised Fuel"; February 9th—" Internal Combustion Engines," 
by Capt. W. P. Durtnall; March 9th—" The Economic Utilisation 
of Exhaust Steam," by Mr. A. J. Assheton ; April 13th— Paper on 
* Оп Fuel," by Mr. А. Arnold. 

The Roentgen Soclety.—During the new session the Society is 
to meet on the Thursday evening immediately before the third 
Friday in each month, that being the day on which the Electro- 
therapeutics Section of the Royal Society of Medicine meets. The 
aor will be the Physics Theatre of University College, Gower 

treet. 


Liverpool Wireless Association.—An interesting demonstration 
of a home-made valve set was given by Mr. 8. Lowey at a 
meeting held at the Royal Institution on November 26th. The 
next meeting, at which officers will be elected for the ensuing year, 
is to be held on December 8th. 


Engineering Association of N.S.W.—On September 24th last, the 
Association celebrated the fiftieth anniversary of its foundation by 
а dinner in Sydney. The large gathering included several 
notable guests, including Mr. James Fraser, C.M.G., Ohief Com- 
missioner for Railways, N.S.W.; Prof. W. Н. Warren; Mr. J. 
Vickers, of Vickers, Ltd. ; and the Minister for Education. 


Nottingham Society of Engineers.—A meeting of the Society 
was to be held at Nottingham on December lat, 1920, when a lecture 
entitled "Suggestions for a National Scheme of Fuel Economy," 
was to be given by Mr. David Brownlie, B. So. 


Physical Society of London.—At the meeting held on November 

12th. at the Imperial College of Science, a paper on Ionisation 
and Excitation of Radiation by Electron Impact in Helium” was 
read by Dr. F. H. Goucher. 
A paper on A New Relay for Heavy Currents " was read by Dr. 
Guy Barr. The action of the relay depends on the fact that no 
aro oan be maintained between mercury electrodes in hydrogen. 
One lead is brought to mercury contained in a vertical tube within 
а solenoid. An iron rod, at the upper end of which is a glass cup, 
floats in the mercury. The cup also contains mercury, and the 
other lead is connected to an iron rod which dips into this. When 
no current flows in the solenoid, the rim of the cup is about 1 cm. 
above the level of the main body of mercury. When the relay 
current (about 0°03 ampere) is flowing, the iron rod is sucked 
‘down until the rim of the cup is submerged by about 0'5 om. The 
space above the mercury contains hydrogen. The relay can be 
used to break quite large currents (20 amperes) without much 
spark, It is important that the break should take place between 
meroury surfaces, otherwise the mercury gets contaminated. 


The Royal Society. — On Tuesday, Prof. Charles Scott Sherringtcn 
was elected President in succession to Sir J. J. Thomaon, who had 
occupied the office for five years. Other officers were elected as 
follows :—Treasurer, Sir David Prain; secretaries, Mr. W. B. 
Hardy and Mr. J. H. Jeans ; foreign secretary, Sir Arthur Schuster. 
The Rumford Medal was presented to Lord Rayleigh, and the 
Hughes Medal to Prof. O. W. Richardson, 


OUR PERSONAL COLUMN, 


The Editors invite electrical engineers, whether connected with the 

VV of the profession and industry, 

elecirio tramway rai officials, to readers of the 
ELNOTRICAL REVIEW posted as te their mopemnto x 


Ald. DAGNALL has been elected chairman and Ald. Walker 
deputy chairman of the Manchester Corporation Electricity 
Committee, and Ald. Bowes chairman, and Ald. Chapman 
deputy chairman of the Corporation Tramways Committee. 

Мг. W. HoLMANs, who for several years was employed at 
the Edison Swan Electric Co., Ltd., Ponders End, Middlesex, 
and who went to Australia about nine years ago as their 
representative, has now returned to this country, and was 
married at St. Mary's, Brighton, on the 23rd ult. 

Captain A. J. Beckett, M.LE.E., borough electrical en- 
gineer, Bridlington, was presented by the staff and workmen 
of the electricity department with a handsome silver flower 
vase on the occasion of his silver wedding. 

Mr. L. HERMES, late manager of the Manchester Branch 
of the z Electric. Lamp Manufacturing Co. Ltd., has 
joined the staff. of the General Electric Co., Ltd., Victoria 
Bridge, Manchester. 

Ald. G. NEW has been re-elected chairman of the Sunder- 
land Corporation Tramways Committee, and Ald. W. Walker 
has been reappointed vice-chairman. 

Mr. J. BENTLEY, manager of the switchgear department of 
Messrs. Laurence, Scott & Co., Ltd., Norwich, is leaving to 
take up an appointment with Messrs. J. H. Wilson & Co., 
Ltd., Birkenhead. At а dinner given by the departmental 
managers of Gothic Works Mr. Bentley was the recipient of 
a canteen of cutlery from the members of the staff, which was 
accompanied by warmly appreciative speeches from two or 
three of the senior members. 

Mr. Bentley was also presented with a silver-plated salver 
from the staff and workmen of the switchgear department 
at a smoking concert on November 19th. 

Мг. Н. J. WiLLIiAMS, manager and engineer to the Car- 
marthen Electric Supply Co., Ltd., has resigned, and has 
accepted a position on the staff of the Twiss Electric Trans- 
mission Co., Ltd. 

Mr. F. W. T. BRADLEY, assistant electrical engineer to the 
power department of the British Cellulose Co., Spondon, 
Derby, bas resigned his position, having been appointed sub- 
station engineer to the Durban Corporation, South Africa. 

On November 19th an address, subscribed to by the whole 
of the staff and employés of the Notting Hill Electric Lighting 
Co., Ltd., was presented to their manager and secretary, Mr. 
R. G. RAWKINS, congratulating him on the honour of being 
elected to the Mayoralty of the Royal Borough of Windsor. 
In making the presentation, the chief engineer (Mr. A. P. 
M'Dougall) mentioned that a goodly number of the staff then 
present had been associated with Mr. Rawkins in the com- 
pany for over 90 years. 

Mr. H. V. PoiNToN, who has been connected with the 
Metropolitan Electric Supply Co.. Ltd., for the past seven 
vears, is shortly relinquishing his position with that company 
to join the staff of the Swedish General Electric, Ltd., 5, Chan- 
cery Lane, W.C.2, as technical representative. 

Major R. STANLEY, principal of the Belfast Municipal Tech- 
nical Institute, has been appointed Extramural Professor in 
Electrotechnics at Belfast University, and Prof. F. T. Lloyd- 
Dodd as Extramural Professor in Commerce and Extramural 
Lecturer in Economic History. Both appointments are con- 
nected with the new scheme of co-ordination with the Belfast 
Municipal Technical Institute, recently introduced. 


NEW COMPANIES REGISTERED. 


Industrial Electrical, Ltd. (171,507).—Private companv. 
Registered November 19th. Capital, £3,000 in £1 shares. To carry on the 
business of electricians, electrical engineers and manufacturers, suppliers of 
electricity, manufacturers of and dealers in railway, tramway, electrical, 
magnetic, galvanic and other apparatus, &c. The first directors are: H. J. 
Kennedy (permanent managing director and chairman), 150, Turney Road. 
Dulwich, S.E.; S. Kennedy, 210, Foster Hill Road, Bedford. Registered 

Pewsey Electric Lighting Co., Ltd. (171,577).—Regis- 
tered November 23rd. Capital, £5, in £1 shares. To carry on the business 
of an electric lighting company in all its branches in England or elsewhere. 
The first directors are: A. J. Phillips, Victoria House, Pewsey, Wilts.; С. B. 
Nicol, London House, Pewsev, Wilts.; F. J. Kunkler, Clarendon House, 
Pewsey, Wilts.; A. Wavlen, High Street, Pewsev, Wilts.; A. Rawlins, Fair- 
holme, Pewsey, Wilts.; A. Cook, Southcot Lodge, Pewsey, Wilts. Minimum 
cash subscription, £7. Secretary: T. Fowle. Registercd office: Power House, 
High Street, Pewsey, Wilts. 

Lithanode Co., Ltd. (171.574).—Private company. Regis- 
tered November 23rd. Capital, 22,000 in £1 shares. To take over the busi- 
ness of manufacturers of accumulators, dry batteries, electrical fittings and 
apparatus and general engineers carried on by Lithanode, Ltd., and to adopt 
an agreement with Mr. A. B. Beall. The subscribers (each with one share) 
are: А. B. Beall, Homeland Rungalow. Shoreham Beach, engineer: F. Martin, 
29. Queen Street, Е.С. 4, solicitor, A. B. Beall is first managing director, 
with £10 per week as remuneration, Registered. office: 190, Queen's. Road, 
Battersea, S.W. 


Tullamore Electric Light & Power Co., Ltd. (5,065).— 


Registered i Dublin November Ist. Capital, £25,000 in £1 shares. To carry 
on business as indicated by the title. The first. directors are: P. J. Epan, 
Annaghmore, Tullamore; E. Williams, High Street, Tullamore; M. Scaliy, 
Moor Hall, Tullamore; A. J. Lumles, High Street, Tullamore; W. C. Graham, 


Barrack Street, Tullamore; N. Redmond, Moor Hall, Tullamore; P. Smyth, 
Earl Street, Tullamore. Secretary: T. J. Kelly. Registered office: Harbour 
Street, Tullamore. 
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OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES, 


D. P. Battery, Ltd.—Satisfaction on August 20th, 1920, 
(a) to the extent of £5,750 of lst debentures dated October 29th, 1901, securing 
£10,000; (b) in full of second debentures May 30th, July 12th, August 17th, 
and September 28th, 1899, and October 29th, 1901, securing £5,000; and (с) 
in full of debentures dated January 18th, 1917, securing £6,000. 


E. S. Co., Ltd.—Particulars of £6,000 debentures autho- 
rised on October 20th, 1920, whole amount issued: charged on the company's 
undertaking and property, present and future, including uncalled capital. 


James Keith & Blackman Co., Ltd.—Satisfaction in full 
on November llth, 1920, of lst debentures dated December 5th, 1902, and 
2nd debentures dated February 9th, 1914, securing £900. 

Alfred Dugdale, Ltd.—Single lst mortgage debenture, 
dated November 15th, 1920, to secure £5,000, charged on company’s under- 
taking and property, present and future, including uncalled capital. Holders: 
G. Inskipp and C. M. Jeram, 190-192, Great Portland Street, W. 

Willans & Robinson, Ltd.—Satisfaction in full on Febru- 
ary 9th, 1920, of debentures dated December 20th, 1911, and April 28th, 1916, 
securing £40,000 and £20,000 respectively. 


CITY NOTES. 


, 


New Issues.—According to the Times, The Barcelona Ттас- 
tion, Light & Power Со. will shortly offer for sale £1,050,000 
8 per cent. secured debentures at 94. The proceeds will be 
used for the purpose of acquiring approximately £1,916,000 
of 6 per cent. prior lien B bonds which were issued to а 
group of French bankers and other creditors of the company 
in settlement of previous cash advances made by them. The 
fall in the value of the French franc has enabled the company 
to acquire these prior lien B' bonds at a saving of approxi- 
mately £800,000 on the capital liability. 

Siemens Bros. d Co., Ltd.—According to The Times the 
underwriters have been left with 65 per cent. of the issue of 
481,875 shares of £1. 

English Electric Co., Ltd.—Applications are invited at 98 
per cent. for £1,950,000 8 per cent. six-year secured notes, 
repayable Junuary Ist, 1927, at 103 per cent., the proceeds 
of -which will be used to replace expenditure incurred in 
the purchase of the Stafford works and stocks and in the 
development of the various works to meet commitments, and 
for additional working capital necessitated by the increasing 
business of the company and its subsidiaries. It is stated 
that the company has on hand uncompleted orders for over 
45, 000, 000. Lists close Monday, December 6th. ` 


Chadburns (Ship) Telegraph Co.—The report for the year 
ended March 31st, 1918, shows balance at credit of profit and 
loss (less managing director's remuneration, directors! ex- 
penses, depreciation, income tax, excess profit duties, and other 
contingencies, £21,155) £10,866, plus £3,586 brought forward. 
Dividend on ordinary shares 8 pér cent. per annum, less tax, 
carrying forward £6,062, subject to excess profits duty, &c. 
The directors state that owing to exceptional circumstances 
prevailing it is impossible to submit profit and loss account 
for the year ended March 3lst, 1920. A dividend of 6 per 
cent. on the ordinary shares is proposed. 


Venezuela Telephone & Electrical Appliances Co., Ltd.— 
The accounts for the year ended June 30th, 1920, show a profit 
of £20,806, less debenture and loan interest £7,505, income 
tax £1,620, excess profits duty £488, and corporation profits 
tax £350, leaving £10,841. After paying 8 per cent. on the 
cumulative preference shares, putting £1,172 to first deben- 
ture sinking fund, and £6,520 to reduction of discount on 
issue of first mortgage debentures, £2,687 is carried forward. 
Demands of new subscribers necessitated capital expenditure 
of £15,156. The directors regret that this expenditure makes 
it impossible to recommend a dividend on the ordinary shares. 


Barbados Electric Supply Corporation, Ltd.—Trading 
profit for the year ended June, 1920, £4,617, against £3,600 
and 43.196 for the two preceding years. Repairs and renewals 
were £1.197, as compared with £1,303 for 1917. Consumers 
increased from 1,646 to 1,783 and 25 с.р. (equivalent) connec- 
tions from 23.034 to 23.903. Capital expenditure during the 
year amounted to £7,917, consisting chiefly of payments made 
on account of the new 225 kw. set (the engine of which is 
installed and the alternator is in transit). and cost of addi- 
tional house connections, mains, &c. £3,495 from the balance 
at the credit of profit and loss account has been applied to 
writing off the outstanding amounts to the debit of under- 
writing commission, preliminary expenses, and discount and 
expenses of issue of debentures; the balance remaining to the 
credit of profit and loss account is £2,767. 


Constantinople Telephone Co.—Accounts for the period 
from January Ist. 1914, to December 31st. 1919, show a 
balance at debit of net revenue account of £T55,594, 


Globe Telegraph & Trust Co., Ltd.—Ouarterly dividend 
м 3s. оп the preference and 5s. on the ordinary shares, both 
ess tax. $ 


British Mannesmann Tube Co., Ltd.—Final dividend of 
4 per cent.. and a bonus of 1 per cent., making a total of 8 per 
cent. for the year, plus 1 per cent. bonus (both less tax). 
еб 4 


ng — 


to 18s.; the 74 per cent. B preference are 2s. 


Stock Exchange Notice.—Application has been made to 
the Committee to allow the undermentioned to be officially 
quoted :— 

Stewarts & Lloyds.—845,542 deferred shares of £1 each, 
fully paid, Nos. 1,782,501 to 2,628,042. 


Electrical Supplies (Liverpool), Ltd., has increased its 
capital from £10,000 divided into 10,000 ordinary shares of £1 
each, to £15,000 divided into 10,000 ordinary shares of £1 
each, and 5,000 non-cumulative £7 10s. per cent. preference 
shares of £l each (free from income-tax up to 6s. in the £). 


Callender's Share & Investment Trust, Ltd.— Dividend of 
4 per cent., less tax, for half-year; £500 is placed to reserve, 
#141 written off preliminary expenses and cost of debenture 
issue; £6,218 carried forward. 


STOCKS AND SHARES, 


TUESDAY EVENING. 


CONDITIONS approaching demoralisation prevailed in the Stock 
Exchange early this week. From being fidgety and nervous, 
markets became alarmed and anxious. A steady stream of 
selling led to liquidation so general in its application that 
none of the markets escaped from the severity of the pres- 
sure. Quantities of stock were flung out in the case of the 
oil section and the gilt-edged divisions. A part of the selling 
came from France; a greater part has been on behalf of people 
in this country. Manufacturers and traders of all kinds, hard 
pressed for cash, have been forced to realise whatever they 
held that was saleable. Companies are eager to raise fresh 
capital, and are offering such terms as to throw into the shade 
all ordinary standards of investment yield. ‘The railwaymen 
are beginning to wax restive again, and with Irish affairs as 
hopeless as ever, it is not so very astonishing, after all, that 
the ordinary public have no heart—and very little money—for 
Stock Exchange adventures. 

These considerations affect all stocks and shares. "Their 
influence is not confined to any special department, but they 
bring down prices in electricity supply shares, Home Railway 
Stocks, and manufacturing issues with equal impartiality. 
Westminster Electrics at 43 have fallen 28. 6d. below their par 
value. London Electric preference at 23 are 3s. down. Other 
prices have not moved, nominally, but all the shares are difh- 
cult to sell. Nobody, says the Stock Exchange man, wants 
to buy anything, and for once in & way this sweeping 
generalisation embodies a good déal of accuracy. | 

The English Electric Co., Ltd., has been offering, at 98, а 
million and & quarter pounds of 8 per cent. Notes redeemable 
at 103 on January Ist, 1997. Тһе Notes are secured by а 
specific charge on assets, subject to the outstanding first mort- 
gage debentures, and to mortgages and charges in favour of 
the company's bankers to secure an amount not exceeding 
half a million sterling. These Notes accordingly stand ahead 
of unsecured and ordinary trade creditors. Yet no particular 
perception or pessimisin 1s required to make the underwriters . 
look forward to the issue's result without any enthusiasm. 

Siemens issue of new shares at 92s. was left in the hands of 
the underwriters to the extent of 65 per cent., and the price 
promptly fell to 1s. 6d. discount when dealings started. In 
this case, the price of issue was high, comparing it with the 
quotation for the old shares entitled to 1s. dividend free of 


tax. The latter ure now ex this, and stand at 22s. 6d. Elec- 


tric Constructions at 16s. 6d. are also ex their dividend of 
7 1/5d. General Electrics receded to 25s., the first preference 
Metro- 
politan-Vickers preference are marked down as much as 3s. 9d. 
Shares changed hands the other day at 37s. 6d. Henley's at 
89s. 6d. have lost 1/16; other cable shares keep steady. Bab- 
cock & Wilcox at 9} are 2s. 6d. down; thus all the favourable 
effect produced by the interim dividend announcement has 
been lost. The Ministry of Transport’s scheme for barraging 
the Severn has aroused interest of the mildly academic sort in 
financial circles. Of greater practical interest is а plan in 
preparation—the first draft prospectus is printed—for initiat- 
ing an ambitious Road Transport Company, in which big 
people are interested. Апа passing this as a matter for eager 
attention is the hope that has suddenly sprung up of money 
becoming cheaper in the near future. The bare possibility 
sent a thrill of hope into disgruntled markets, and prices 
rallied from the worst. 

The report which appeared the other day from the Special 
Committee on London Electricity Supply, with recommenda- 
tions to the L. C. C. on a scheme for reorganisation of elec- 
tricity supply in Greater London and the establishment of a 
joint authority, has had no effect in the Stock Exchange so far 
88 prices are concerned. In fact, it seems to have been 
scarcely digested even by those in the market who are most 
interested in the business. Much of the report deals with 
technical sides of the industry, but it is proposed that finan- 
cial arrangements for a voluntary purchase under Electrie 
Lighting Acts shall be made so as to provide that the under- 
taking of the joint committee shall be conducted on a self- 
supporting basis. „Тһе joint authority. it is urged, should 
have power to create and issue stock, bills or bonds, and to- 
borrow money on the assets of the undertaking. 
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Consolidated Gas of Baltimore at 1254 is several points down, 
and the bonds gave way to 1083. American Telephone and 
Telegraph stock fell 7 on Monday to 137%, and the Collateral 
Trust Fours at 110 were 5 lower. Cuban Telephone 6 per 
eent: preferred at 110 shed 2 points, but, on the other hand, 

General Electric of New York at 1221 was а dollar or two up. 

On balance, dollar stocks are easier. Rio Firsts at 904 have 

given way with the others. 

Brisbane Electric 44 per cent. debenture stock at 924 is 
again а point down, Brazilian Tractions fell to 41. British 
Columbia stocks are all easier. Mexicans have again given 
way., The Anglo-Argentine 5 per cent. debenture at 564 ex 
dividend is lower, allowing for the deduction. Other issues in 
the foreign group are also heavy, and sellers find it difficult 
to get on. The Home Railway stocks are dull rather than 
flat, although the Income Bonds of the Underground Electric 
Co. at 63} are again two points lower, following up their drop 
of a similar amount last week. Metropolitans receded to 20. 
British Electric Traction ordinary at 30 is a point down. 
London and Suburban Tractions have dwindled to eighteen- 
pence. 

Telegraphs are steady, and the only feature in the market is 
the. weakness of Marconis. The shares at one time touched 
23 on heavy pressure to sell, and the slight recovery which 
carried the price to 2 still leaves it 5/16 lower on the 
week. The prices of the associated Marconi undertakings are 
also depressed. Armaments share the prevailing tendency; 
coal, iron and steel being also heavy. The rubber market 
more or less marks time, though а trifling recovery in the 
price of the raw stuff saved the list from material falls. Busi- 
ness all round is quiet. The optimist looks to cheaper money 
proe cis as likely to ameliorate the present Stock Exchange 

iGons. And the pessimist, says one definition, is à man 
Who lives with the optimist. 
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a BHARE LIST OF ELECTRICAL COMPANIES, 


JE. ЖО, Home Exzcraicrry COMPANIES. 


T Dividend 1 . 
ee, Noy. 80 e Yield 
1918. 1919. 1990. Rise or fall. p.c, 
Brompton Ordina ary.. e. 8 12 6 — £10 0 0 
Oharing Cross Ordinary .. | oe 4 7 — 1015 6 
ðo.. do. do. 4 Pret. .. 44 44 А 9 — 8 8 8 
Chelsea Фе ое ee 8 4 — 6 8 0 
Citv of London 8 10 1 = 8 19 10 
do. до. 6 per cent, Pref... 6 6 17 — 617 3 
County of коодо ee 7 8 == 16 18 4 
do. E, v 6 per cent. Pref, : $ - H 1 8 
Kensington r eo эө — 0 8 
London Eleotric  .. eo Ni 23 — 818 6 
do. do. S gerconk Pret. œ 6 6 — 1 1018 2 
Metropolitan... „ б 6 2 — lo 8 8 
83%. James’ en Mall ee 10 12 — 9 48 
Bouth ee b 6 — 912 0 
South etropolitan Pref. . „ө өө 7 1 16.8 - 812 8 
TELEGRAPHS AND TRLEPHONES, 
Anglo-Am. Tel. Pre... » 6 6 — 1 7 16 10 
"йо. l Det, ee ee 98/6 14 Н. vr i 9 4 8 
е ee ee ee 8 6 bg = 6 9 1 
Cube eo ое ee 7 7 7 — 10 0 0 
Bestern ov ee oe 8 10 15 — 6 18 0 
tern ө Ord. ° eo ee 8 10 169% == 6 11 4 
С зое Tel and Т, Ord, .. oe 8 10 15 - b 618 4 
G doe . do, е eo ee 0 x == in n Е 
rea orthern 0 ee oe P == А 
Jhdo-Buropean oe eo осе 18 10 80 8 48 
„„ ee ee oe 25 96 af == fa 10 0 0 
Ori tal е өө өө 10 12 =. *$ 18 4 
United R, Pla Tel. ee өө 8 8 6 — $ 6 18 4 
West India and Panama ee ee 1/3 Nil 10 * NU 
Western Telegraph. „ө өө ee 8 10 15g — *6 19 4 
Номи Ras, 
Contra. пораса Grd, Assented ,. 4 4 68% = 940 
ve ee ee ee 1 ` 1} a £0 = 4 8 5 0 
Baer база "Electro Ordinary. Ni м 2 = 10 
n в оар ес ee 1 — u 
| do. do, "А" Nil Nil ‚б = 9d. ип 
40, ёо, Income . өө б 4 6 -2 — 
| Кошон Trams, &с. 
Anglo-Arg. Trams, First Pref. .„ Nil 53 8 = 98 4 
do. do. 8nd "s ee Ni Nal 14 — Nu 
Brasil Tractions Nil Nil 41 -1 Nil 
British Columbia Elec. Rly. Pice. 5 „ 5 69 - 8 9 а 
do. do.  Preferrea 9 5 57 —1 *6 19 
do. Doorrod N 8 67 = 1 * 19 
do. do. Deb. ee 4 43 -l 1 16 b 
Mexico Trams5 percent. Bonds.. Nil Nil 43 —1% Nil 
do. . per cent. Bonds. Nil Nil 824 —1 NI 
Mexican Light Common .. ee Ni Nil 16 а= Nil 
do. Pret. ee Nil Nil 26 — là Nil 
‚до. lat Bonds ee ee Ni Nil 66 21 Nil 
. MANUFACTURING COMPANIES. 
Baboock & Wilcox ee ee e 15 16 10 — à 618 4 
British Aluminium ee ee 10 10 [+ — 11 10 2 
British Insulated Ord. e? ee 195 15 18 — 9 4 8 
Callenders .. ee ee 2 25 15 мха — 10 0 0 
64 Pref. .. ee ee 64 tA 1 == 618 8 
Castner. Kellner ee ee ee 20 8 — b 18 4 
Crompton Ord. eo ee ee 10 10 13/6 = 11 8 6 
Edison. Swan ae, ee ee 10 10 E 15, — 19 6 8 
do. do. Bpercent.Deb. „ 6 „5 14 hn ^1 8 
Electric Construction ae ee 10 10 10/0xd == 11 8 6 
Gen. Elec. Pref. ' өө oe ee 64 65 M. < bd, 7 4 6 
do. . Ord. ee ee ee 10 10 1 — Y в 0 0 
Henley .. ee eo oe ee D 15 1 — i 9 4 8 
do. 4} Prefs, о of ca 4&9 R 8 = 7 4 0 
In Rubber „о өө e» 10 10 le =z 8 8 0 
Met. -Viokers Pro’. Seo. ee te => 8 b. — ru 8 15 6 
Siemens Ord... ' T ee ee 10 10 ld ad — 4 «3 17 1) 
Telegraph Con. ө» эе о 20 90 21 — *ó 14 8 


* Dividends paid free ct Income Тах, 
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MARKET QUOTATIONS. 


Ir should be remembered, in making use of the figures a 
in the following list, that in some cases the prices are only general 
and they may vary according to quantities and other circumstances’ 


Tuesday, November 30th. 


CHEMICALS, “Ac: | tant E 
a Acid, Oxalio өөө еее өе Е рет Ib. 1 0 . 
a Ammoniac Bal per 110 E 
a Ammonia, Muriate (large тый " 499 Я MM 
в Bisulphide of Carbon " > ei 
rident ace "TT eve oe . 20 d TT 
Сорри Bulphaie eco "T mI 97 TT 
sh, orate ove mr per lb, 1 | "ТТ 
: ;  Perchlorate s "m " E: qu 
ii Shella ... " aoc „ owt. 215 £6 105, dec 
phate © Magn 606 рег eee 
a Sulphur, Sublimed Flowers 5 94 : 
Lump T ooo 9,9 850 eee 
а а Boda, Chlorate A . per D са. oe 
eee per Lo 
a а Sodium p pr casks „. Per lb. Е i 
METALS, &c. 
Babbitt’s Metal Ingots per ton | £95 to £800 T 
2 Brass (rolled meta! 2” to 19^ basis) per lb. 11$ id. дес. ~ 
е * Tubes (solid drawn)... өөө » 1/4 to 1,4} 1 а. dec. 
Svr Takes шан е" 170 f 
[Id 99 , . dec. 
с ны Bars (best me per ton £1 £18 дес 
c " SRM "P" TT ,» 2 rH 406 
ee TI • oo ?9 ес. 
4 „ (Eleotrolytic) Bars жуз i 20 £18 deo. 
4 " " Sheets " , 4148 m 
d a is Wire Rods.. з 105 #18 дес. 
а T »" H.C. Wire .. per 1, 1/14 ‘13d. dec, 
f Bbonite Rod өөө өзө өөө eee " Ё 8/6 көг 
f Shee eo eee eee 99 8 / cee 
п German Silver Wire m 8/- 555 
& Gutta-percha, fine Ре " 14J- to 16/ M^ 
h шаага Fara оше Sai sper tan Mt Ца. dec. 
ron ev om, өзө 
7 Wire, gal an Fig No. 8, P.O. quai. T £564 £4 inc. 
: нч 7 рег Бо! | 18 66.40 £15 10. 10/ dee. 
eroury .. ... -— 8. to ; . А 
do en . per lb. 6d. to 4/6 mae 
e " e m 5 ee T TN 515 o A 5 
» h up LIII 
р p Phosphor Bk p жек чөн rE Sone n ‚ 405 arf — 
rolled bre & ee „ 45 е. ur s 
d F Sillolum Bronse Wire. . per lb. ове 
r Bteel, Magnet, in bars [IJ eee 99 *. P 
п Tin, blook (English) ..... рег ton £207 £88 dec. 
е, Nos. 1 to 16 eve эзе рег lb, 3 4/9 80 
р ^ white. Anii- friction Metals .. рег ton | ' 78 to £800 aa 
. Quotaticns supplied by— 
a G. Boor & Co. James & Shak 
c Thos. Bolton & — Lid. пота Pill & 
21 erick А Bolling & Lowe. 
& { Richard Johnson & Nephew, 144 


Bons. 
f Indi». ubber, Gutta-Percha and 
egraph Works Co., Ltd. oes 
r W. F, Dernis & Со, 


5 Р, Ormiston & Sons. 


кейшй: the regular meeting of the Kelvin 
Lodge, held on the 26th ult., the reigning master, Mr. H. Porter- 
Cox, presided at the banquet over & gathering of 79 members and 
visitors, including such well-known gentlemen as Messrs, Leonard 
с. Tate, J. G. Hood, А. T. Turney, &c. After an excellent musical 
programme everyone went away feeling that he had enjoyed .& 
very happy evening, and that the Kelvin Lodge was in for another 
successful year. 


The Electrical Trades Benevolent Institution.— On 
Wednesday, December 15th, the annual festival of the Association 
will be held, at the Connaught Rooms. Mr. E. Manville, M.P., 
will preside, this being the first occasion when а Member of Parlia- 
ment has occupied the chair. Tickets may be obtained from the 
Secretary, Mr. F. B. O. Hawes, 18 and 21, Park Mansions, Vauxhall 
Park, South Lambeth Road, 8.W.8 ; and it ів to be hoped that 
there will be a record demand for them, in eupport of this most 
excellent Institution. 


Growth of Plants.—In a lecture on the growth of plants 
to the students at University College, London, on November 26th, 
Sir J. О. Bose explained that when plants die they give off a large 
quantity of electricity. If 500 peas boiling ih a pot all "died at 
the same moment.“ they would produce ''sufficient electricity to 
kill the cook." Lilac plants could be deceived with chloroform ; 
usually they sleep in winter and blossom in the spring time, but if 
a plant were given a dose of chloroform in winter, it would blossom 
on awakening from the chloroform sleep. 


Refase-screening Plant.—A refuse-screening plant in 
which electricity plays a large part has réoently been put into 
service by the St. Marylebone Corporation. The refuse is tipped 
into a pit upon arrival at the depót, and from thence is raised by a 
35:H.P. electrically-driven crane and discharged on to a shaking 
gereen, where it is divided into four classes. The fine ash, coke | 
breeze, and other refuse is passed over magnetic separators, which 
extract all iron and steel included in the refuse, The power 
for the apparatus is supplied by a 50-Kw. generator coupled to a 
single-cylinder steam engine. An electrically-driven baling press 
is employed for packing waste paper, 
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SHOP HONENA: А 


By E. AUSTIN. — — 


THe manner in which many shopkeepers are utilising 
high-candle-power gasfilled' lamps must be a matter 
of perpetual annoyance and anxiety to illuminating 
engineers. Enough has surely been said and written 
to make it clear that these lamps should not'be ex- 
posed, yet innumerable examples of glaring lights are 
to be found. There are, it is true, shops in which the 
lighting is а credit to the contractors and everyone 
concerned, but there are others in which it is little 
short of disgraceful. An inspection of business estab- 
lishments in almost any important thoroughfare will 
show that in many instances little regard has been paid 
to the elimination of glare. Powerful unshaded lights 
in the field of vision create good business for opticians, 
but this, I take it, is not the purpose for which high- 
candle-power ‘‘ gasfilled’’ lamps were originally in- 
troduced. | | | | 

The question that arises is: Who is responsible for thia 
deplorable state of affairs? Inquiries seem to indicate 
that to a large extent it is the shopkeepers tliemselves. 
The trouble, it is alleged, can be traced in a great 
many instances to the unfortunate fact that shop pro- 
prietors buy ''gasfilled lamps and put them in the 
existing holders, regardless of tlié high candle power 
of the new lamps as compared with that of the old. 
It should be obvious to people with a grain of common 
sense that a glaring: light is undesirable. It should be 
evident that it is tlie goods that customers want to see, 
not a blaze of light, but unfortunately it is difficult to 
make this simple fact understood. Other reasons for 


the present unsatisfactory state of lighting can no doubt 


be found. Glaring lights are often met with in new 
shops, that have just been opened, as well as in shops 
in which electric lighting has recently been’ installed 
in place of gas. Bad illumination in these cases may, 
or may not, be attributable to apathy or. want of know- 
ledge on the part of contractors. That there are a 
few lighting contractors who do not know much about 
iluminating engineering is well within the range of 
possibility, but it is not easy to believe that even the 
most incompetent fail to appreciate the bad effects of 
glare. Contractors are no doubt frequently hampered 
hy the whims and fancies and limited spending powers of 
their clients. No effort should be spared, however, to 
point out how essential it is to use fittings whiclr will 
avoid glare and give good diffusion. A comparison of 
a shop in which the lamps are properly shaded with 
one in which they are exposed can scarcelv fail to con- 
vince sensible people that there is something in the 
argument. It is nevertheless a curious fact that well 
and very imperfectly illuminated shops often adjoin 
or face one another on opposite sides of a road. 
Whether the proprietor of the badly lighted shop ever 
conipares his installation with his neighbour's is no 
doubt a question that often presents itself to illuminat- 
ing engineers. The probability is that the bulk of 
business people who are using ''gasfilled " lamps to 
bad advantage do not appreciate the fact. They may 
even imagine that because they have got a blaze of light 
they are showing their goods to better advantage than 
the people who are: using semi- i- indirect and other fit- 
tings. 

Vigorous propaganda on the id of contractors and 
others is clearly needed. Shopkeepers, it is to be re- 
© aembered, are as a rule purely traders, interested 
mainly in buying goods as cheaply as possible and 
in selling them at an enormous profit. It is not 
surprising, therefore, that they are slow in grasping 
the fundamental principles of good lighting, and in 

understanding what is meant by good diffusion and the 
avoidance of glare. Everyone desirous of: seeing shop- 
lighting improved should strive his utmost to impress 
upon shopkeepers the absurdity of using glaring lights. 
Even casual hints dropped when purchasing goods may 
be of some assistance. _ Whenever, I enter a shop (a 
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tobacconist’s for example) and find a high candle power 
* vastilled lamp in close proximity to my nose I make 
& great fuss about the matter. Bending down the brim 
of шу hat, and holding my newspaper in front of the 
lamp, I say to the individual behind the counter: “ My 
dear fellow (or young lady, as the case may be), how 
on earth can you tolerate the terrific glare of that light? 
Do you know- that by, using the lamp in that manner 
you аге injuring your eyesight, and, what is far worse, 
you ‘are injuring mine, and making it very difficult 
for your customers to see thé goods that you are dis- 
playing? Would you kindly tell me which of these 
cigarettes you have here are the best Virginia, and 
which are the Woodbines! T then deposit some E. D. A. 
publications upon the counter and depart. 

Propaganda of a similar kind carried out by in- 
dividuals interested in this important matter might 
do a little good, for shopkeepers undoubtedly pay some 
attention to the complaints of their customers. A man 
who apparently has nothing to gain by expressing an 
opinion and giving advice is perhaps more likely to 
be listenéd to than an individual who is known to 
be a lighting contractor, obviously out looking for 
money. But this does not imply that contractors should 
relax their efforts. Оп the contrary, they should do 
everything in their power to induce shopkeepers to 
give up this idiotic practice of using unshaded high- 
candle-power lamps, which injure eyesiglit and impair 
vision. The work is not, of courbe, devoid of reward, 
for a profit can be made oh the fittings, and something 
can be obtained for fixing them. "Fhose who possess that 
wonderful art of talking incessantly, and of making 
people buy things they really do not want, might do 
worse, if not otherwise engaged, than devote themselves 
to this great work of educating shopkeepers. Another 
road by which these people ean be approached i$, of 
course, through their respective trade papers. Strong 
and forcible articles in auch journals ought to have a 
good effect. In the past this field has been well ex- 
plored, but mainly, I believe, with a view to stimulat- 
ing the progress of electric lighting. . What is now 
wanted is perpetual talk. about the bad effects of glare. 
Personally, I have always found. the editors of trade 
papers ready and willing to entertain ''eopy " of this 
nature, possibly because they consider it may be useful 
to their advertisement managers. 

Whilst the subject of good shop lighting has not 
by any nieans been neglected by lighting experts and 
technical writers, the ideals aimed at have not been 
realised. It may be asserted that the existing state of 
affairs is only temporary, and matters will right them- 
selves in due course. Let. us hope that this is true. 
Meantime, however, the eyesight of many shopkeepers 
and their assistants 1s being ruined, and the reputation 
of electric lighting impaired. 


Cockerill Works Re-organisation.—In connection with 
the reorganisation of the Cockerill Steel Works at Seraing, 
Liége, following their destruction during the war, the adoption 
of electricity for driving purposes on a much larger scale 
than hitherto has been decided upon by the directors. Thus 
among the new plant to be installed is an American bloomin 
mill with an electric motor of 15,000 H. p.; a rail rolling mil 
with an electric motor of 15,000 H. .; and an angle rolling mill 
with electric motor of 9,400 H.P. The plant at the company's 
generating station is also to be increased by the addition of 
two 10,000-H.P. gas engines and generators. 


Essay Writing Competition, — The Trustees of the 
Mansel-Pleydell and Cecil Medal in connection with the 
Dorset Natural History and Antiquari ian Field Club announce 
that the Cecil Medal and prize of £10 will be given next 
year for the most meritorious essay on ‘‘ The best uses of 
electricity in reconstruction after the war, and its practical 
generation." The competition is confined to competitors 
between the ages of 17 and 35 on May Ist next, and none 
will be eligible who were not born in Dorset or resident 
in the county not less than one year between May Ist, 1919, 
and May lst, 1921. . Further particulars may be obtained from 
Mr. Harry. Pouncy, Midland Bank Chambers, Dorchester. 
The object in view is the encouragement of research, experi- 
ment, and invention among Dorset students of electrical 


Science and its practical application to the beneficial service 


of mankind. 


Tx 
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THE SHIPBUILDING, ENGINEERING AND ELECTRICAL EXHIBITION. 


|. (Concluded from page 685.) 


Mrasrs. WAYGOOD-OTIS, . LTD, exhibit many examples of 
modern lifts and hoists. One isa beautiful model of an electric pas- 


. wenger lift, with full automatic push-button oontrol, designed for 


operation without a special attendaut, and fitted with interlocking 
gear to prevent the lift starting unless the gates are properly closed, 
and to prevent any openingof thegatesuntilthecarisatastage. The 
whole of the driving mechanism is contained in a motor room, and 
by the use of a drum with positive connection to the car, all floor- 
setting mechanism is fitted on the main oontroller, avoiding the 
use of limit switches and striking planes in the well of the lift. 
The controller is arranged to reduce speed gradually before the 
application of the brake, to overcome the momentum of moving 

. lt consists of magnet-operated reversing switches for 
controlling the direction of the lift motor, these being fitted with 
magnetic blow-outs of ample power to minimise the aro when 
opening circuit. The main starting resistance for the motor is 
controlled by a magnetically-operated rheostat, or equivalent 
contactors, and is automatic in action and independent 
of the operator. It is designed to resume its off 
position whenever the power is cut off from the lift machine from 
any cause, and is interlocked with the reversing switches so that 
the starting resistance is re-inserted in the motor armature circuit 
before the current can be switched on again. The magnets and 
switches are mounted on a slate panel or panels supported by a 


Ета. 12.—WAvaooD-OTIs PASSENGER LirT ENGINE. 


strongly constructed iron frame and base. The motor and winding 
gear are shown in fig. 12. The motor is directly coupled to the 
worm and wheel gear. A powerful automatic electric brake is 
fitted on the coupling, and is arranged to come into operation when: 
the current is shut off for any reason. In special cases where the 
arrangement of the engine in relation to the car will not permit of 
a suitable grip on the traction sheave, a special drum. winding 
machine and slack cable switch are fitted. Other models shown 
are the patent Electroil" lift, designed to perform the functions 
of a high-pressure hydraulio lift. The pressure is obtained by 
a special rotary pump which raises the platform and load. 
Hand-power lifts and examples of interlocking devices and con- 
trolling gear, and a full-sized winding engine make up the remainder 
of the exhibit. i 


THE RELAY AUTOMATIO TELEPHONE Co, exhibits ite Relay 
system of automatic telephony, which combines secrecy with 
rapidity and efficiency of action. А call is effected by rotating a 
dial attached to the telephone instrument to indicate the number 
required, and the switchboard makes all necessary connections 
automatically in four seconds. A series of electro-magnetic relays, 
mounted on suitable framework, takes the place of the usual 
manually-operated board. These relays are non-mechanical, and 
have a maximum armature movement of a in., reducing wear to a 
minimum. Each instrument is connected to the central exchange by 
two wires in place of the multi-wire cable employed in the majority 
of other interoommun ioat ion systems. Extension is facilitated, and 
it is possible with this system to commence with & small number 
of lines, and extend to any capacity without interfering with the 
existing apparatus. 

MR. JogN D. MACKENZIE'S exhibit includes high and low- 


tension switohgear suitable for sub-stations and power distribution 
in works and fastories ; direct-ooupled petrol-paraffin lighting seta 


for house lighting, emergenoy lighting, &c. together with a 
battery charging switchboard by the PARK ROYAL ENGINEERING 
Co.; X-ray equipment, suitable for hospital purposes, made 
by Messrs. NEWTON & WRIGHT, LTD.; and a wide selection of 
electric light fittings, radiators, and cooking apparatus. The main 
feature of the display is probably the Greenbat truck (Green- 
wood & Batley, Ltd.), which is exhibited. This is a 2-ton all steel 
model and well sprung, with a totally-enclosed series-wound 
motor arranged for series-parallel control. А cut-out inter- 
locked with the controller holds the brake until circuit is made 
by depressing a pedal. The battery fitted in this truck is of 
the "Iron-Exide" type, manufactured by the CHLORIDE ELEC- 
TRICAL STORAGE Co, LTD. 


THE А.О, CUTTING AND WELDING Co., LTD.—This is yet another 
welding exhibit. On this stand four types of welding machines 
are shown, designed respectively for light welding, light outting 
and welding, heavy welding, and heavy cutting and welding. 
These consist of transformers, Holslag'8". type, in which are 
fitted flax diverters, electrode handles, cutting handles, earthing 
connections, &c. A rivet heater of American design, but of British 
manufactare, also occupies a position on the stand. This machine 
(fig. 18) designed for operation on A.C. circuits of 220 or 140 volta, 
at 25, 40, 50 or 60 cycles, operates by passing the current through 
the rivet, which, being visible, is taken out when the desired deg ree 


o 


т: 


Ета. 18.—4.c. RIVET HEATER, 


of heating is attained. Rivets of from | in. to } in. diameter may 
be dealt with. Among the advantages to be obtained with this 
method of rivet-heating are low cost of operation, no flame, and 
the rivets retain heat longer and heat up quicker. The remainder 
e 2а exhibit oonsists of numerous samples of all types ої 
electrodes. 


THE Quasr-ARO Co, Ltp.—This company is also exhibiting 
examples of welding, cutting, &c. Samples of the coated metal 
electrode, of which this company was the originator, are shown. 
These are designed to eliminate oxidisation during welding, being 
covered with blue asbestos. There are also numerous photo- 
graphs of large ship work carried out by the firm, including the 
Fullagar. The methods employed ensure metallurgically sound 
joints, and are simple and rapid in application. The added metal, 
as shown by the numerous examples present, is perfectly sound, 
homogeneous, and free from oxidation or blow-holes. The process 
is economical in current consumption, and a pressure of 100-110 
volts may be employed. 


CARRON CoMPANY—In this exhibit special interest attaches 
to the cooking and heating apparatus for ships, including an 
electric galley range with two ovens and hot-plate, having a 
number of independently controlled heated sections, an independent 
hot-plate, hot press for warming plates and keeping food hot, 
double salamander for grilling and toasting. independent fish 
frying pan, and a large eelection of electric heaters, both of the 
luminous and enclosed types for state-rooms, saloons, &o. A 
variety of cooking and heating appliances for domestic use as wel] 
as equipment suitable for canteens, restaurants, hotels, and other 
large establishments, are on view, including cooking ranges, 
о; fires, water boilers and kettles, laundry irons, glue- 

THE CONSOLIDATED PNEUMATIO TOOL Oo., LTD., has a varied 
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collection of wlestrio tools, all of which are demonstrated on 
request. Among these is the "Little Giant" ро. heavy-duty 
drill. This is a very compact and robust piece of apparatus, 
the adaptability of which is well illustrated by fig. 14. 

Another exhibit is a grinding machine which is quite light in 
construction, and can be applied either by an operator ur zed in a 
lathe for precision work. A hammer drill for drilling steme or 
concrete is another of the firm's products appearing on the stund. 
With it a series of blows is delivered on the end of the drill bit by 
a piston governed by compressed air; consequently the electric 


Fid. 14.—" LITTLE GIANT ELECTRIO DRILL. 


motor is not subjected to serious mechanical strain or vibration. 
They are wound for 110 or 220 volts D.c., or single-phase А.С. An 
electric blower exhibited gives a very powerful air current for 
removing dust from the interior of electrical machinery and similar 
apparatus where a light, steady pressure is required. The diameter 
of the pressure orifice is 1} in., and the preesure produced is about 
6 oz, above atmospheric. The tool can be attached to an ordinary 
lamp socket. Other exhibits are sensitive drilling stands and a 
wide range of pneumatic hammers, riveters, drills, &c. 


Messrs. ALLOY WELDING PROCESSES, LTD.—This exhibit includes 
a great deal of accessory plant. Fig. 15 shows the firm's portable 
А.С. welding plant consisting of a static transformer, special resis- 
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Fra. 15.— A. W. P.“ PORTABLE A.C. WELDING PLANT. 


tance ooi] and the necessary switchgear. There is also exhibited a 
single unit motor-generator welding set, the generator of which 
has been designed especially for this class of work. The motori © 


of T6 H..; this set gives remarkable results with small power 


consumption. The р.о. plant shown is suitable for use on tram- 

way and light railways where a supply is immediately available. 

Mounted on a suitable truck and connected to a trolley wire or third 

rail, the whole plant is very portable. The A. W. P.“ eleotrodes, 

which have passed the searching testa employed by Lloyd's, are 
well represented on the stand, samples of the 14 di t types in 
"which thay are manufactured being shown, Special demonstra- 
tions of the facility and efficiency with which high-speed steel can 
be deposited on tool tips ave made, and many samples of the work 

performed by the firm's system complete the exhibit. 

Messrs. ELEOTRIO VEHIOLES, LTD.—This stend bears a 3-ten 

“ Rlectromobile" lorry fitted with patent concentric gear—two 

motor drive. The centre line of each motor corresponds with that of 

the wheel it drives, and proves а moat efficient and reliable transmis- 

sion, The battery is arranged on roller trays, and is readily 

accessible from either side. Two industrial-type vehicles by the 

eame company also appear. One is a 2-ton truck with a speed of 

from 1 to 7 miles an hour, and the other has a capacity of 40 cb. ft.. 

and is fitted with a side-tipping hopper body. 


Messrs. R.M. RADIO, LTD.— Wireless seta for installing in sea- 
going vessels are exhibited by this firm. The larger is a 13-KW. 
spark set (fig. 16) giving an assured range of 500 miles and 
upwards. This is in two parte, the operator's table and the cabinet 
unit, both of handsome appearance. The operator's table carri:s 
only the signalling key, radiation ammeter, and receiving tuner; 
the cabinet contains a musical-spark transmitting generator and 
primary oscillating circuit, on top of which are mounted a control 
switchboard and a case containing aerial loading ooils, wave- 
charging switch, and a pedal-operated send-and-receive switch. 
Three transmitting wave lengths are provided for, 300, 600, and 800 
metres. The receiver is either of the valve type or can consist of 
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Fig. 16.—R.M. RADIO 14-kw. SET. 


a tuner and crystal detector suitable for wave-lengths of from 
200 to 3,500 metres. The other set shown is rated at ] KW., and 
has a spark type transmitter with a rotary discharger for operation 
on wave-lengths of 300 or 600 metres. As in the larger set, the 
change-over from sending to receiving conditions is effected by 
means of a pedal switch. Other exhibits are various patterns 
of receiving sets, inductances, condensers, detectors, frame 
aerials, &o, | 


Messrs, ANDERSON, Boyes & Co., the pioneers of electrical 
ooal-cutting machines in Scotland, exhibit a number of represen- 
tative examples of their machines. Two classes are shown— disk 
and chain types, as well as a great deal of mining-type switchgear. 
The 16j-in. disk machine (the dimension, of course, refers to the 
height) is capable of withstanding the most severe conditions. I: 
can work in a face 20 in. high with a maximum width of 4 ft. 
from the coal to the stowing side props. The motor is substan- 
tially built, the starter is of the drum type, and grid resistances 
аге employed. The starter and trailing cable plug are insulate! 
solely with mica. The trailing cable plug is of the “all-metal ` 
type, and is designed to provide efficient earthing for the maochir.. 
The gear case is of strong cast-steel formed internally with bearing 
brackets fitted with phosphor-bronze bushes. The cutting wheel pick- 
pocketsare broached to gauge size ensuring a uniform fit forthe picks. 
The centre of the cutter is of gunmetal, and the centre of the jib to 
which the cutting wheel is attached is provided with four centre 
bolts giving great strength. The chain machine exhibited (fig. 17) 
is equally suitable for heading work, pillar and stall or long-wall 
working. It is only slightly over 2 ft. wide and 7 ft. 8 in. in 
length, and is specially adapted to working under roofs where close 
propping is imperative. The jib is turned by power horizonially 
in either direction, and the machine will cut at floor level. The 
rotating element is mounted on ba!]-thrust bearings, and the starter 
is of the star-delta drum type. The trailing cable plug 
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provides efficient earthing, and is interlocked with the starting 
switch. The gear head is arranged with опе single 
reduction which makes for few parts and greater mechanical 
strength. The switchgear on view comprises two ironclad 


unit type distribution switch and fuseboards, one for A.C., and 


Ға. 17.—17-1N. CHAIN-TYPE CoAL-CUTTER. 


the other for D.C. The cable leading-in boxes are adjustable to 
six different positions which prevents excessive bending of cables 
where space is limited. 

Messrs, A. & P. STEVEN, of Glasgow.—This firm also exhibits 
lifts, These include latest types in operation controlled by push- 
buttons. Oabinet-finished cars are shown, as well as a model car 
with a working model of the firm's latest type of friction safety 
grippers. The gear shown comprises examples of А.С. and D.C. 
controllers for powers of from } H.P. to 50 Н.Р. These controllers 
embrace the latest improvements in design, and are highly finished. 
Steven's acissor-type safety gear is shown in action. This gear is 
operated by a governor, and when the speed of the car reaches a 
dangerous point, due to rope breakage, &., the car is brought 
gradually to rest by the control Simplicity is & remarkable 
feature in all the exhibited work. 

THE ELECTRO-MECHANICAL BRAKE Co. LTD. has a large 
selection of resistances on view. The usual faults of grid-type 
resistances аге corrected in the grids exhibited by this firm. 
Although possessing many advantages, grid-type resistances 


were found to break easily in transit, and corrosion of the end. 


connections also proved a drawback. The "E.M.B." resistances 
are made in one continuous length of specially strong metal having 
а similar temperature-coefficient and carrying capacity to cast-iron, 
Mica and micanite insulation is employed throughout, and this is 
tested to 3,000 volta А.С. The terminals consist of a split-head set. 
screw, lock nut, and spring washer, and are capable of being 
attached to the end of the grids without disturbing the grids them. 


Fia. 18.—E.M.B. DRUM CONTROLLER. 


selves. The frame is of flanged pressed steel sufficiently heavy to 
secure rigidity, and the covers are of small mesh expanded metal 
stiffened with steel strip at the edges. The drum type controllers 
(fig. 18) are exhibited for the first time. These are enclosed in 
welded steel cases of unusually large proportions, and possess many 
improvements which will appeal to users. The drum is of extra 
large diameter, and can be drawn out of the case by merely 
slackening off four belts in the top plate. Ample space ia provided 
for the leads, and the terminals are very accessible. These con- 
trollers bave been designed for heavy crane and similar services. 
THE росвіЕ-Авс ELECTRIC WELDERS, LTD.—On this stand is 
demonstrated a special system of welding, which derives its name 
from the fact that the fiux tube, with which the electrodes are 
covered forms a ring of conducting material round the primary 
arc. If the latter is interrupted. it is stated that а secondary arc 
is formed by the outer ring ensuring a continuous flow of current. 
Messrs. WATT Motors, LTD., show a large selection of their 
А.С. motors, which combine the good points of both slip-ring 
and squirrel-cage motors. No starting devices are required, the 
machines being controlled by star-delta switches fixed to the stator 
frames. The starting current with full-load starting torque 
never exceeds 50 per cent. of the fnll-load current. These motors 


are started by turning the wheel handle of the star-delta switch on 
the stator into Start position, keeping it there until the motor 
has speeded up and then moving it into the Run” position. 
Motors under 5 H.P. can be started directly by means of a knife 
switch. | 

Messrs, J, A. KINNAIRD & Co.—A oomprehensive display of 
manufactures has been arranged. These include a 33-ton Newton 
Bros’. electric vehicle for goods conveyance; а small electric rivet 
heater in which the rivet forms part of the circuit, being gripoed 
between two jaws; lighting sets, including an Austin Motor Co.'s 
fully-automatic 3'1-KW. set, and a 16-Kw. set for emergency ship's 
lighting by Newton Bros. and the Aster Co.; D.C. and А.О. motors ; 
an Ozonair installation (in operation); ship's fan and lighting 
fittings ; '" Remca " riveters ; pumping seta, &c. 

Мквввз, GRAFTON Dynamos, LTD.—This exhibit comprises 
samples of motors ‘and dynamos, and the special brush-holder 
described in the ELEC. Rev. recently. The firm also shows а safety 
hoist-gate lock. The model erected on the stand is for goods traffic. 
The chief feature of this lock is that until all gates are closed the 
hoist cannot move. Its construction is very substantial, and it is 
unbreakable without very heavy tools. Unless the lock is properly 
home, movement of the lift is impossible—there is no half contact. 
This firm is also exhibiting ап absolutely new carburettor. 


THE LAUNDRY EXHIBITION. 


AN International Laundry and Allied Trades Exhibition was 
held at the Agricultural Hall, Islington, N., from November 
17th to 94th. Although there were many indications of the 
growing use of electricity in.the laundry industry, but few 
purely electrical exhibits were to be seen. To-day, when, 
we believe, every type of ‘electrical washing machine sold 
in this country is of American design and manufacture, it 
is interesting to light upon a purely British machine patented 
by a disabled officer. This was to be seen on the stand of 
THe '*' BeLL” WasHerR Co., Fielden Street, Blackburn. 
Several points in this device compare favourably with those of 
other designs. Instead of the usual rotating cylinder, a flat 
“ dolly " is employed as the cleaning part of the machine. 
This is a development of a hand-power machine of the same 
type. The ''dolly," which is oscillated backwards and for- 
wards in the tank, actually scrubs the clothes, and at the same 
time forces the water through them. The mangle fitted on the 
machine is of a more ample size than is generally provided, 
the rollers being about two feet long. A three-position switch 
is fitted arranged to control the dolly motion, and a 
handle controls the gears for both washer and mangle. The 


FIG. 1.—A p.c. HypRo-EXTRACTOR ROTOR. 


drive is provided by a 2-н.р. ‘‘ Wilson- Wolf “' totally-enclosed 
motor. We were informed that the price at which this 
machine can be sold will, in addition to its efficiency, com- 
pare favourably with that of American makes. Many cor- 
porations have already placed orders for the washer. The 
adaptation of the machine is being carried ont by Messrs. 
McL&gob BROS., of Bolton. 

Messrs. RICHARD GARRETT & Sons, Ib., an associate firm of 
AGRICULTURAL & GENERAL ENGINEERS, IT., exhibited two 
electric vehicles of 14 tons carrying capacity. In these vehicles 
'" Ironclad Exide batteries are employed to supply power to 
a single high-efficiency motor capable of withstanding a 300 
per cent. overload. Transtnission is effected bv a silent chain 
drive to a differential countershaft, both chain and shaft 
running in an oil-bath. From the differential roller, chains 
of ample size transmit the power to large-diameter sprockets 
on the rear wheels. The vehicle is provided with three speeds 
forward and two reverse, the controller handle being fixed 
to the steering column in a convenient position. The con- 
troller (of the segmental druin type) embodies several unique 
features. The “ Garrett ’’ patent trip gear is fitted; by means 
of this the controller is returned to the neutral position 
as soon as either foot or hand brakes are applied. This 
arrangement renders it impossible for tbe vehicle to be started 
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unless the controller is in the neutral position, and until the 
brakes are released, so that negligence on the driver's part 
cannot result in a heavy rush of current through the motor, 
with consequent damage. The design also prevents the risk 
of accidents arising from а sudden forward movement of the 
vehicle caused by the controller not being returned to the 
neutral position before the brakes are released. А pedal 
operated by the left foot is fitted, in conjunction with a device 
for starting on hills. The 14-ton vehicle is capable of a 
30-35-mile run on one charge at a speed of 11 miles per hour 


Fic. 2.— AN А.С. HYDRO-EXTRACTOR ROTOR. 


on the level. The inside dimensions of the standard platform 
are 10 by 6 ft., and the overall length of the vehicle 1s 15 ft., 
width 6 ft. 3 in. One of the vans exhibited was made for 
the Savoy Hotel Laundry. | 

Messrs. THOMAS Вколрвехт & Sons, Lrp., of Huddersfield, 
showed a number of examples and models of electrically- 
driven centrifugal hydro-extractors. In these extractors the 
motor is built into the machine, making for compactness 
and efficiency. Starting resistances are rendered unecessary 
by mounting the rotor upon a sleeve which is independent of, 
and which can revolve round, the centre spindle of the 
machine. To the upper part of the sleeve are attached friction 
shoes which are thrown out when the armature commences 


to rotate and engage on the inside rim of a clutch keyed to 


the centre spindle, which carries the basket. The weight of 
these shoes is regulated so that when the motor attains its 
normal speed the friction developed is equal to the power of 
the motor. Fig. 1 shows the D.c. and fig. 2 the А.С. rotors. 
Other types for driving by a separate motor were shown. 


REVIEWS. 


The Theory of Electric Cables and Networks. By ALEXANDER 
RossELL, M.A., D.Sc. Pp. 348+x; 96 figs. London: Con- 
stable & Co., Ltd. Price 24s. net. 


This is а comprehensive work on the subject in which the 
author at the outset gives & very excellent introduction to 
the book. and revives the reader's knowledge of the ground 
on which the theory of electric conductors is built up. This 
introduction occupies the whole of the first chapter, and yet 
it is inclined to be a little brief on some points. It includes 
several useful tables of information relating to volume re- 
sistivity, wire gauges, British standard diameters for wires, 

Under the heading Conductivity '" results are given of 
various mechanical and heat treatments of copper in relation 
to its elasticity. The effects of temperature on volume, mass 
and resistance, und also of the stranding of conductors on 
the resistance, are ably treated, and some tables of value 
are given. 

Chapter III is confined to interesting and useful matter 
concerning insulation and insulating materials, which are 
fully dealt with, and it includes an instructive table of the 
characteristics of these materials, due to Mr. H. L. Curtis, 
which shows how their insulating properties diminish with 
an increase of temperature of 10 deg. C. 

A résumé of the theory and laws governing alternating 
currents, including capacity, inductance. voltage drop, &c.. 
is next given, followed by a description of various systems of 
supply, which shows some methods of securing a fairly con- 
stant voltage at the consumer's terminals. A system having 
separate dynamo to each pair of feeders would appear to 
he advocated, but presumably it is only intended for a 
theoretical illustration. The economy in copper of the three- 
wire system compared with the two-wire, direct-current, 
svstem is discussed, as is also the two-wire, alternating current 
system. but strangely, the three-phase system is not considered. 

Distributing networks are dealt with in Chapter VI. Kel- 
vin's law, the effect of high voltage, loop and ring mains fed 
at one and several points, the most economical site for a 
power station, the economy of a booster. and other problems 


~ 


instruments used for this purpose. 


of distribution, are all considered with the exception of the 

negative booster for traction. | | 
The next two chapters describe methods of testing the in- 

sulation resistance of house wiring and networks, and the 


In the remainder of the book s apris chapters are devoted 
to faults in networks, with meth of localising them; dielec- 
tric strength, a chapter of great interest; the grading of cables; 
electrical safety valves; and, finally, lightning conductors. 

The whole of the book is of a high standard, and can be 
recommended to anyone engaged in, or a student of, this 
branch of engineering.—A. J. S. · | 


Modern Illuminants and Illuminating Engincering. By LEON 
GASTER and J. S. Dow. Рр. 4904-xv. 213 figs. ndon : 
Sir I. Pitman & Sons, Ltd. Price 215. net. 


The first edition of this work was distinctly disappointing, 
but we now note that certain omissions have been rectified, 
so that its value is thereby enhanced. Generally speaking. 
however, the revision has been carried out in a hasty manner, 
and consists mainly of additions to the end of each article or 
chapter. It is indeed a pity that the authors have seen best 
to crowd the book with discussions of but little practical 
value and refer one to other books and records for much that 
might be of use. As we have previously pointed out, it is 
exceedingly difficult for the average reader to obtain access 
to the numerous works it is*necessary to consult in order 
to ascertain „ facts. The general lay-out is again 
satisfactory, but there is stil room for improvement so far 
as the illustrations are concerned; due regard does not appear 
to have been given to the method of reproduction considering 
that anti-glare paper has been utilised, while some of the 
figures, e.g., 150 and 1504, are very crude. З 

There are numerous references to the reports of the De- 
partmental Committee vn Lighting in Factories and Work- 
shops, and other committees which have investigated various 
phases of the subjects under discussion since the issue of the 
first volume, but one gathers the impression that matters 
are but superficially treated, and that either the committees 
or the authors themselves have a perpetual fear of getting 
beyond their depth; this is apt to leave the mind in an un- 
convinced state. The authors seem to revel in the physio- 
logical effect of light and illumination upon the eye, having 
special regard to colour effect, but here the reader who is 
acquainted with the work of Luckiesh may be disappointed. 

In this revised edition we anticipated much regarding the 
gasfilled lamp. but find the subject dismissed in one page. 
Eight lines only are occupied by the explanation of its per- 
formances, and the wording thereof is not well chosen. We 
also expected to find data regarding photometers constructed 
on the lines suggested by Dr. Sumpner, but the authors are 
practically silent on this point, nor do they mention the 
recent and more practical form of globe photometer com- 


` mercially used. It may not be amiss for us here to point 


out that the writers of technical works rarely advise their 
readers of methods and appliances actually used by manu- 
facturers. There are many reasons which will account for 
this, but the fact impresses one that such writers have much 
to learn. 

There is evidence that apart from extracts from committee - 
reports, the authors have paid much more attention to indoor 
and outdoor, and especially industrial lighting, than. they 
did in their previous writings, this is all to the good, and 
makes the work of much greater interest and value. We ате 
of the opinion that the writers have said well in the follow- 
ing: ''The truth is that the lighting engineer, in order to 
make a success of his work, . . . must make a study of the 
particular needs of the trade with which he is dealing." 
Too often have we seen so-called scientific installations which 
have been planned by *“‘ illuminating engineers which have 


. only brought disrepute on them and their brethren. It is 


to be regretted that firms have not seen their way to ensure 
only the employment of men who know the technical side 
of their business thoroughly, salesmanship is good, but when 
service also is presumed to be given, every effort should be 
made to see that the service is reliable service, otherwise 
the salesmanship is in the long run of по avail. — . 

The two final chapters are additions, viz., lighting con- 
difions in wartime and searchlights, &c. As a pithy record 
both of these are admirable. The projection of light, how- 
ever, is a subject in itself, and the time is not yet ripe for 
it to be dealt with in a comprehensive manner; the war has 
only opened uv its possibilities, and we believe that existing 
apparatus is chiefly of a makeshift nature. E 

We have concluded the reading of this second edition with 
a greater feeling of satisfaction than we had after a careful 
perusal of its forerunner. but we think that there is still. 
room for improvement, and we are pleased to note that the 
authors promise us a further edition with.a more complete 
revision. There is much that might with advantage be con- 
densed or altogether omitted, aud, on the other hand, there. 
is much that might be included. Trade dissertations do not 
enhance the value of a book. nor do descriptions of instru- 
ments and methods of academic utility onlv. especially when 
the matter referred to is out of date or little used. Under 
the title Modern Illuminants '" one expects to find ample 
details af present-day apparatus and methods, the past bemg 
of slight interest. 
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The recent developments of automatic transmission by high- 
speed, senders with perforated tapes, and reception with tele- 
phones and dictaphone recorders to be read off at а lower speed 
—or by automatic keyboard senders with reception by de- 


coding and printing telegraph (Creed)—hold out singular pro- . 


mise. First, as to the element of secrecy, as only those 
possessing similar machines can receive and decode the mes- 
sages, and secondly by promise of speeds only limited by the 
capabilities of transmitting and receiving machines. | 

The position of the problem of electricity in agriculture 1s 
not to my mind one reflecting great credit on our science. Sir 
Oliver Lodge in the fifth Kelvin Lecture. in 1914, gave the 
result of experiments he and others had carried out, and 
reports are from time to time circulated of the great 1ncreases 
in crops of various sorts which have been obtained by the 
use of electrical discharges from wires suspended a few feet 
from the ground. But the results have been confused and 
contradictory, and certainly have not reached a position of any 
degree of scientific certainty. The difficulties and uncertain- 
ties of crop experiment on a field scale are hardly realised 
bv those who have not experienced them. 

My own view is that careful pot and plant laboratory 
experiment offers the greatest opportunity of determining 
the causes of the effects that have been observed. 

It will be remembered that during the war a representative 
committee under the chairmanship of Sir John Snell was 
formed, and has since issued an interim report (dated April 
Jnd, 1919) describing certain preliminary field, small plot, and 
pot experiments carried out. The results of these experiments 
were by no meuns conclusive, as 1s stated in the report, 
nevertheless one or two definite results emerged :— 

1. That, with currents of the order 10X10-* ampere per 
plant passed from a charged wire through the air to the plant, 
the results of an electric current are clearly imjurious. 


2. That, in the case of young plants at least, the vegetative . 


growth of plants was accelerated by currents of the order 
0.3X10-9 ampere. 

The committee is still sitting, and I believe has reached some 
rather more encouraging conclusions than indicated by the 
first report, but the problem is certainly one which the 
industry should study. One of the difficulties at the outset 
is that few horticulturists or agriculturists understand elec- 
trical phenomena, and few electrical engineers understand the 
scientific basis of horticulture or agriculture. 

Many experiments have shown that the effect, whatever it 
is, does not occur necessarily directly in the near neighbour- 
hood of the wires used to maintain the electric stress, or to 
give the electric discharge, but that the effect may be to one 
side or the other of the electrified plot, and it appears to me 
that this result can only be interpreted as indicating that 
the result is not strictly electrical at all, but due to something 
produced in the neighbourhood of the wire, which is heavier 
than air, but can be diverted by the prevailing wind. 

Researches have shown that the corona discharge in air 
causes lonisation of nitrogen, oxvgen, and carbonic acid. and 
have shown that active formis of nitrogen are the result of 
the silent discharge. The discharge in carbonic acid produces 
oxygen; in air with water, ammonium nitrate. The fact then 
that chemically active ions and compounds are produced which 
would move with the wind points to these being the cause 
of the observed results. | 

The results obtainable in increased crops by the partial 
sterilization of the soil are very remarkable. The soil is 
normally inhabited by bacteria which. living on the organic 
matter of the soil. assimilate atmospheric nitrogen, and in 
dying leave behind a nitrogen compound. in other words, 
enrich the soil with nitrogen. These bacteria are, however. 
held in check bv other forms of soil life. and a partial sterilisa- 
tion which will destrov these other forms gives enhanced 
opportunity to the nitrogen-fixing bacteria. This partial 
sterilisation is carried out by steam-heating soil where it is 
to be used in limited quantities, or by cheinical agents such 
as formaldehyde. dilute carbolic acid, &c., on a larger scale. 

Recent researches have shown that one of the most power- 
ful sterilising agents known is oxide of nitrogen; опе part 
in 50,000 parts of air is sufficient to kill any germ with which 
it comes in contact. Tt seems to me, therefore, that we have 
here the possible solution of the effect of electrical discharges 
over plants. 

A erncial experiment would be to compare the action on 
plants growing in soil, and in water with the plant foods 
dissolved therein. If the water culture plants were unaffected 
and the soil-grown plants benefited. then I think the case 
for soil sterilisation would be made out; if the reverse, it 
would point to nitrate being the cause. 

Tt would appear as if the different effect of strong discharges 
and weak discharges may be in this. that strong discharges 
nroduce products other than the oxides of nitrogen which 
have a sterilising effect. perhaps nitric acid. whilst weak 
discharges produce the sterilising effect described. 


One of the problems which await solution by electrical 
engineers is that of electric vision or, in newspaper language, 
“ seeing by electricity." The broad principles are understood 
and have been for many years. I believe they would yield 
to an organised research but, perhaps because there does 
not seem to be а wide market, no one 18 particularly interested. 

To make the picture immediately and constantly visible, 
either the whole operation must take place and be repeated 
sufficiently often for the image to impress the retina con- 
tinuously, that is to say 30 times a second, or the image 
must fall on a phosphorescent luminous surface, which will 
Mtore the image for a longer period but not so long a period 
as will prevent movement being appreciated. 

The number of impulses required for the first of these 
methods is very great. If we take an image made up of 50 
dots to an inch, then one square inch of image would require 
2,500 impulses, and at 30 repetitions per second this would 
be 75,000 impulses per second, which may be compared with 
800 per second usually considered to represent telephonic fre- 
quencies. It appears clear that wire transmission can hardly 
be considered; wireless, however, remains. 

The use of selenium for the purpose of a transmitter seems 
out of the question, the change of resistance and the recovery 
is too slow, though it has been used for other purposes at 
telephonic frequencies. бо research requires to elucidate two 
separate questions :— | | 

(1) Some action of light which acts instantaneously and 
enables a current variation to be set up. (2) Some massless 
method of illuminating or darkening a surface, which can 
be varied by an electric current. 

For the first (transmitter) 1t suggests itself that the photo- 
electric effect might be used. Kemp records a measurable 
current obtained with a photo-electric cell illuminated with 
the equivalent of a candle at 23 miles distance, showing great 
sensitiveness. For the second (receiver) а vacuum tube with 
a beam of cathode rays diverted by the current from or on 
to a phosphorescent point after the manner of the Braun 
cathode tube oscillograph suggests itself. If the method of 
producing an image on 2 phosphorescing surface were adopted. 
it is probable that one cycle of operations per second over the 
whole surface might suffice. There are a great range of sub- 
stances phospliorescing after exposure to light front small 
fractions of a second up to hours, so that this part is purely 
experimental research. 

At the founding of our Institution there was not, strictly 
speaking, an industrial problem. It may be thought that 
the devotion of anv attention to such a subject is anyhow 
outside the range of an Institution like ours. But we cannot 
get away from this question. Our retiring president gave 
us Jn his address an exhaustive examination of the question 
of electric traction, but his vear of office was mostly filled 
with attendances at Industrial Courts and trade union nego- 
tiations. We pride ourselves on the engineering efficienex 
of our great generating stations and on the safeguards to 
avoid breakdown and stoppage. vet the greatest risk of stop- 
page is the unlubricated working of the human element. 

We must think about these things, we must help to form 
opinion thereon, and we must help one another to conclusion 
by discussion. What is it that really hes at the basis of 
social and industrial unrest? You will be told it is irritation 
at unequal and, presumably, unjust distribution of the pro- 
ducts of industrial] work, or the unequal distribution of 
leisure, amusement, house-room. апа food. But people who 
are satisfied with their own position are not envious of others. 
People do not like their work, they are always trying to 
escape 16. to forget it. Paradoxical as it may appear, men 
will work harder and longer at a task thev hate. so that 
thev шау gain enough to spend it in forgetting that they have 
had to do the work. - 

Tt may be summed up in the monotony of machine produc- 
tion or machine operation, at high pressure, with enough 
education partially to awaken the reason. but an insufficient 
education to appreciate the beauty and the triumph of what 
is happening. 

Why is there among young and old this ceaseless hunt for 
something to occupy the mind and attention? The situation 
has been aggravated bv the idle and irregular life of the 
Army, through which so large a proportion of the male 
population has recently passed. Why do book-inakers, or- 
sanisers of vast football and boxing eutertainments, theatres, 
kinemas, motor charabanes. dance halls. and many other 
forms of entertainment. find always an ever-growing and 
insatiable multitude of supporters? Because, if I am right. 
they provide something to think about. something to look 
for besides the mechanical routine of work. It seems to me 
sometimes as if we are operating a cycle of work, not unlike 
the cycle of some engines, where a large power production 
on a working stroke is counterbalanced by a large power 
absarntion on a compression stroke. with verv little net result. 

If I am right, that lack of interest in work under inoderu 
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methods is ut the base of industrial unrest, then efforts to 
allay and overcome unrest must contain some element which 
will overcome this lack of interest. Whatever may be the 
case in unskilled work, in semi-skilled work, in machine 
work, and in skilled work, I believe it is possible to stimulate 
interest in the work by explanatory teaching, and by discus- 
sions with and among the workpeople. I believe sooner or 
later we have got to place part of the direct responsibility of 
management and production in the hands of the operative 
workers, and that we have to find a basis where the capital 
required is paid for at a fixed rate, high where risks are high, 
low where risks are low, and that the whole product beyond 
this i8 divided between the people who are managing and 
directing, and the people who are operative producers. 

In industry on a large scale under modern conditions, the 
initiating and directing classes are not the actual shareholders 
or capitalists, but are the managing directors, managers, and 
technical staffs, and no class suffers more from the continuing 
harass and fret of industrial strife than these classes. The 
idea that enterprise would stop under such conditions 18 largely 
fallacious. The German industrial system was largely founded 
on the system of individuals tinding capital at a fixed rate 
to industrial banking corporations, which after examining 
most carefully, under trained advisers, the prospect of a new 
enterprise, embarked on it, if they did, with a real assurance 
of success, and obtaining a higher rate of interest than the 
individual capitalist, obtained thereby a cover for their risk 
and a payment for their skill and organisation. То work on 
such lines utilises individual skill and enthusiasm, it removes 
the objection on the part of the workers that surplus produc- 
tion benetits someone other than the producer. Coupled with 
a share, and an understanding of the objects of management, 
it stimulates and interests, and, in my view, 1f some such 
ideas do not fructify, the pressure for nationalisation, or busi- 
ness controlled by politics, will, I fear, tend to its adoption, 
with all the great evils and ruinous financial results that 
will follow. Every experience shows that public ownership 
of an industry giving a lesser incentive to the individual than 
private ownership produces a lesser product at a greater cost; 
but all the arguments for private ownership centring on 
interest in a given work and on self interest apply to every 
person occupied in an industry, and it should be our aim 
to utilise those efforts to the fullest. 

The total of organised knowledge to-day is so large that it 
is Impossible for small undertakings to command it. The 
solution for us lies in Associations representing the separate 
branches of the industry. I am pleased to say that the British 
Electrical and Allied Industries Research Association, founded 
by the B.E.A.M.A. and with the help and support of the 
Institution, is at last successfully launched, and has taken 
over the research work initiated by the Institution. This at 
once puts into action a sum of £16,000 per annum for joint 
electrical research, a sum sinall enough for a great industry, 
but it 1s hoped that as the first results appear, the usefulness 
of the elfort will be appreciated, and that groups in the 
industry will bring forward their problems and achieve a 
common knowledge and advancement. 

In no direction is association more needed than in the 
publicity of our industry towards its customer, the public. In 
the past it has been left to each manufacturer to push his 
wares individually to the consumer of his product. ‘The engine 
and dynamo builder has pushed his goods with the consulting 
engineer and the company or municipal undertaking; the 
electric motor manufacturer has educated individual trades 
and factory owners to adopt electric drive; the contractor has 
sought individual installations by personally canvassing and 
convincing customers of the usefulness of electric light and 
so on; always we have worked with a plenum or pressure 
‘* pushing our wares. | 

Now we begin to see widely what some have long seen, that 
it may be cheaper to create а vacuum at the far end, into 
which the goods will flow. In other words, educate the 
general public, enlighten the immense possible market, in 
fact, work to create a universal demand for electric current ; 
the call for goods will follow automatically. This is the 
function of the British Electrical Development Association. 
in the founding of which the Institution has lent most useful 
countenance and assistance. 

] contend that these cases of associated effort are examples 
of more scientific methods of conducting business which, 
whilst utilising individual effort in every direction, neverthe- 
less bv organised method use the resources of accumulated 
knowledge to take the place of wasteful unorganised effort. 

Unfortunately, it must be admitted that the manufacturing 
side of the electrical industry has not prospered as it should 
have doge. The localised condition as regards electricity supply 
brought about by legislative policy resulted in each generating 
station embodying the special ideas of a designing engineer, 
with little regard to standardised plant, and this led further 
to a close subdivision of tendering, thus discouraging the 
placing of contracts for the whole supply undertaking in the 
hands of a single firm, this being the opposite of the procedure 
on which the electrical industries of America and Germany 
have grown. This reflected itself on the foreign market, where 
the conditions necessitated the taking of whole contracts, and, 
‘although several attempts in the past have heen made to 
form groups of firms capable of supplying complete installa- 
-tions on a large scale to operate in foreign markets, they have 
not been found verv successful. the internal co-ordination being 
insufficient. The result of this absence of foreign markets 


-value will be £200. 


and the operation of a large number of comparatively small 
firms in free competition, led to a senseless competition in 
price for the home market, which kept the industry in a 
state of poverty where it could exist and no more. 

Only in one branch of the industry did sounder methods 
prevail. Whereas in the case of electrical machinery the 
visible nature of the product and the ease of conducting tests 
maintained some standard of quality to which the prices had 
necessarily to correspond, in the case of cables it was always 
possible to maintain some margin of profit at almost any 
level of price by a sacrifice of quality, which in the absence 
| definite life-tests was not obvious to the buyer until too 
ate. 

So clearly was the danger of such a process realised that 
by 1559 the British cable makers had been forced to a con- 
sideration of the situation, and to arrive at agreement as to 
standards of products and, for the most ordinary forms of 
small cables purchased by non-technical buyers, a standardisa- 
tion of minimum prices which at least allowed these clagses 
of cables to be produced on an economic basis. 

Furthermore, the necessity of close supervision and re- 
sponsibility in the matter of laying and installing cables, led 
to the system of single contracts and the building up of 
competent staffs which could be drawn on to form the 
skeleton units for cable-installing all over the world. Thus, 
alongside of a machinery ага accessories manufacture in a 
deplorable commercial and financial condition, we have seen 
a cable manufacture dominating the world market and, speak- 
ing generally, in a satisfactory financial position. 

Apart from social, political, and labour unrest the manu- 
facturing situation now looks more favourable. There has 
been à movement of integration, joining up under single 
control of sufficient firms to enable complete contracts to be 
undertaken in any part of the world. The close of the era of 
constructing small localised generating plants will permit 
and necessitate standardisation, and the increasing size of 
units will limit the number of new-comers into the industry 
who, with experience lacking, and having the necessity of 
forcing their way into the market, were a eonstant depressing 
influence. | 

The experience of the war production of standard designs, 
and the increased amount of automatic and semi-automatic 
machinery as a result of the war, will tend to specialisation 
on the part of those making small machines and accessory 
apparatus, thus to a certain extent eliminating competition, 
but, as the result of the increased production of a limited 
range of standard articles, diminishing the cost below what 
the previous competitive cost would have been. With the 
proviso that political and industrial stability is maintained, 
and that the supply industry is left free to adapt itself to 
the new code of area unification, the general outlook appears 
to indicate а time of great activity for electrical manufac- 
turers, with & more satisfactory financial result than in the 
past. 

This Institution contains within its membership men and 
minds capable of dealing with апу scientific or industrial 
problem; it 18 the duty and privilege of the Institution to be 
the centre for their work. I urge on the membership to 
use i& more and more for such a purpose. The Institution 
exists for its members, but its members owe it something. 
Three hundred years ago Bacon wrote :— 

“Т hold every man a debtor to his profession, from the 
which as men of course do seek to receive countenance and 
profit, so ought thev of duty to endeavour themselves by way 
of amends to be a help and ornament thereto.” 

I commend these words to you all. 


Educational,—The B.E.A.M.A., having regard to the 


importance of the development of electrical and mechanical 
engineering through scientific study and research, has set 
aside an initial sum not exceeding £8,000 for the purpose of 
founding research studentships and scholarships. The terms 
of award of these facilities, &c., are given in a booklet re- 
cently published bv the Association. In general the conditions 
are as follows: Four £100 research studentships will be 
awarded per annum for five years (varied at the discretion of 
the Association) to persons of British birth who are either 
employés of engineering works, or present or past students 
at a university or an approved technical institution (whole 
or part time). Ten of these will be in mechanical engineering, 
with special reference to steam turbines, and ten in electrical 
engineering, especially steam turbine-driven generators. No- 
mination will be made by managing directors of works, pro- 
fessors of engineering at universities, or principals of institu- 
tions at which candidates have been trained, and selections 
will be made by the Association in consultation with the 
sponsors of candidates. The conditions attached to the award 
of a studentship provide that secrecy regarding work is to 
be maintained, and all mghts in inventions resulting from 
such work are to be assigned to the Association. A report is 
to be made by students at the end of the year's course, and 
students are required to enter the service of a member of 
the Association for a period of two years at an agreed salary. 
The conditions Jaid down in connection with the research 
scholarships are similar to the above. It is proposed to award 
eighteen of these over a period of five vears; their annual 
As in the case of studentships the 
scholarships will be equally divided between mechanical and 
electrical engineering. 
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NoT YET PUBLISHED. ) 
SirTON -Jowzs,- о'Ош. 


DA for this journal by Mazssss. ` AND 
на Patent Agents, 28, High еми, | Londen; W.C.1. 


32.086. „ Electric witches” G: Oldham, J. Oldham, о, Oldham; and 
Oldham & Son. November 12th: а 

32,102. arking plugs.” W. A. Clark: and Sphinx Мачин Со. 
November 13t 

32.117. Electric heating of kettles, ovens, ко. 
lit. ^ >; - 

33,132. “ Magee este ignition machines ^ 
November 13th. (Germany, November 14th, 12755 


32.147. Forming or shaping ends of léad 'tubés or Sleetes, xc. 
Holland, and Westinghouse Power Signal Co., and F. J. Em 


13th. | 

32,159. *'' High | tension electric ignition devices." R. Bosch Akt.-Ges. 
November 15th. (Germany, April 24th.) 

39.309. Arrangement for avoiding injurious effects of diffusion in galvanic 
batteries." F. Bormann and H. J. Glanzer (Bormann). November 15th. 

32.208. Electrolytic cells." Dow Chemical Co. and G. Harrison. (Dow 
Chemical Co.). November 15th, : ; 

32.217. Electrical heating device." Maschinenfabrik Oerlikon. 
15th. (Switzerland, November 13th, 1919) 

32.3231. “ Superposing currents of different frequencies upon éxisting alter- 
nating current systems." А. M. Taylor. November 1th, А 

2.225. Transmission circuits for wireless telegraphy and telephony." 
Н. Morris-Airey, A. K. Macrorie, and G. Shearing. November 15th, 

2,226. Reception of continuous waves in wireless telegraphy and 
telephony." W. A. Appleton апа А. K. Macrorle. November 15th. 

2.227. Electric switches.“ A. von Essen. November 150. (Sweden, 
December 23rd, 1919.) 

32,233. '' Cooling electrical асе "m xs R. Morshead and W. M. екеу, 

NE 15th. | 

32,235. '' Thermionic valves." C. F. 


15th. . | bres Uia 
2,247. Galvanic batteries." G. Oldham, J. Oldham, O. Oldham, and 


Oldham & Son. November lóth. 

32,249. ‘* Utilisation of cosmic electricity.“ 
November 15th. 

32.378. “ Working reverse current relays under short-circuit conditions.’ 
A. M. Taylor. November 16th. 
2.281. Electric switches and , manufacture thereof." J. ‘A. "Crabtree. 
November 16th. КСА 
32,988. ** Electric relays, Фс." 
and P. N. Roscby. November 16th. 
39,289. ‘Signalling systems." Automatic Telephone Manufacturing Co. 
November 16th. l AS a. 

32,296, “ Electric accumulators, ас. Н. Leitner. November 16th. 

32,306. “ Electrical heating units.’ x H. Robinson. November 16th. 

32,307. '' Device for automatically controlling electrical heating elements.” 
P. Rossi. November 16th. 

32,928. “ Dynamo electric machines." British Thomson-Houston Co. (Gene: 
ral Electric Co) and General Electric Со, November 16th. 

32,948. * Devices for electrically connecting pipes, &c." E. Swainson and 
Thermal Electric Works. November 16th. 

32,366. '' Electric switch." C. E. Watts. November l7th. 

32,378. “ Inductance coils and electric harmonic analysers.” 
November 17th. . | 

32,421. “ Device for disconnecting and replacing electric lamps, &c.” 
W. H. Nelson. November 17th. | 

32,404. “ * Electrical excess current indicators. E. Schattner. 


W. J. Bransom and H. ]. 


6. Lünitz. November 


^R. Bosch Akt. Ges. 


LI * 
McKenzie, 
November 


November 


Elwell and J. Mamlok. November 


E. Krist and E. F. W. Rasch. 


Automatic Telephone Manufacturing Co. 


M. Walker. 


November 


32.451. Control of electric supply plant.” 
Read. November 17th. | e" 
42,464. Electrical apparatus." A Willmott. November Uth. 
32,469. “Ignition magnetos for internal combustion engines.” 
neto Syndicate and E. A. Watson. November 17th. - 

32,472. “ Arrangements fer electric heating of water, &c," Festa Akt.-Ges. 
November 17th. (Switzerland, November 20th, 1919.) 

33,495. “ Electric lamps and switches for automobiles, &c.' 
November 17th. 

32,514. “ Connecting- up electric conductors, &c." R. Lomax. 


32,515. “ Electric lamp holders." R. Lomax. November 18th. zx 
32,522. *' Electric indicating devices for һер state of distant circuits." 
J. F. Creasey: November 18th. 


32.523. Means of combining effects of electric potentials.” 
Taggart. November 18th. : 

32,537. “ Train control systems.” анан Telephone Manufacturing 
Co., A. F. Bound, and A. E. Hudd. November 18th. 


32,554. '' Method of eliminating interference in radio communication.” 
J. F. Johnston. November 18th. 

32,558. “ Ignition magnctos."' 16. A. Lister and M.L. Magneto Syndicate. 
November 18th. ' 

32,564. ''Device for 1 5 terminal connections of dynamos, &.“ 
A. H. Avery. November 18th. 

32,569. ‘* Selective reception of alternating currents." F. E. Pernot, E. 
Potter (Pernot & Rich), and L. J. Rich. November 18th. 

32,570. '' Apparatus for electrical transmission of intelligence.“ F. E. 
Pernot, E. Potter (Pernot & Rich), and L. J. Rich. November 18th. 

32,589. “Alternating current relays." McKenzie, Holland, and Westing- 
house Power Signal Co. November 18th. (France, August 6th.) 

32.606. '* Portable electric lamps." A. G. York. November 18th. 

2.609. Three-position relays." A. B. Kendall. November 18th. 
States, August 18th.) 

32.647. Multiple diverting switch." P. J. Morris. November 19th.  - 

32,681. Lamp shade inverter for electric light fittings." H. V. Wilson. 
November 19th. 

32.709. High-frequency electrical apparatus.“ 
ber 19th. M MM NOE 

323.720. *'' Sparking plugs." A. J. Curnow. 

32,733. '' Electric switches," British Thomsun-Houston Co., H. Trencham, 
and E. B. Wedmore. November 19th. 

32,744. '' Gas-filled incandescent electric lamps.” 


M.L. Mag- 


S. Fisher. 


November 


J. Scott- 


(United 


Novem- 


W. R. Bullimore. 
November 19th. 


J. S. Carman. November 


32,746. *" Супато electric machines." F. G. French. November 19th. 
02.747. “ Brakes for electric tramcars, &c."' C. J. Spencer. November 19th. 
32.748. Electric cooking apparatus." E. Kuhlo. November 19th. (Ger- 
many, November 20th. 1919.) i Bed 
32.781. Electrical plugs or contact members." P. J. Keitley and F. Smith 
and Son. November 20th. 
42,788. '' Aerial masts for wireless telegraphy, &с." 


90th. 


S. Mohl. Nowember 


Electric Co.). April 15th, 1915. 


2,807. Electric lighting systems for motor vehicles." А. E. Be rina 
and Diamler Co. November 20th. 


32.808. Apparatus for converting heat into electrical energy." 
Béétton. November 20th. | 


~ 92,809. ''' Miners’ electric ‘safety famps:“ A: P. Ford. November 20th. 
82.813. High tension electric cables." Р: Dunshcath, C. Grover, and 
W. T. Henley's Telegraph Works Co. November 3th. 

. 93,820. “ Holders for electric candle lamps." Edison Swan Electric Co. and 

J. W. Elliott. November 36th | 


F. E. 


PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, aod all subsequent proceedings will de taken. 


Wea Lae Тш "T =“ ` ' | 13915. n М 2 
5,684. "* Devices. for controlling electric: discharges through vapours, and 
methods of operating said devices." British Thomson-Houston Co. (General 


‘1919. 


А 15,749. ** Electrically operated horns for motor vehicles," G. Frecheville. 


June 23rd, 1919. (153,038.) 


18,150. '' Method of and means for automatic electric control of the clectric 
energy employed upon vehicles with electric transmission." Р. F. Smith 
and P. V. Powell. July 21st, 1919. (153, 058.) | 

18.233. Telephone exchange system.“ Western, Electric Co. 
1918. (130,329.) 

18,663. ‘* Alternating current motors and rectifiers. " L. B. Miller. July 
38th, 1919. (153,076.) `` 

5 113 “ Electric lamp holders.’ 
(183,112 

19, 72 ч interrupters for the magneto electric ignition machines of internal- 
combustion engines. Scintilla. September 13th, 1918. (132,499.) 
21.070. Electric telegraph systems.“ Western Electric Co. 
Electric Co.). August 27th, 1919. .(153,136.) 

22,313. “ Devices for cutting off the current of electric lifts or hoists when 
the gates or doors are open." English Sewiag Cotton Co. and А. Bennett. 
September llth, 1919. (153,146.) 

22,791. '' Means for producing electric oscillations by an electric arc.” C. 
Lorenz Akt.-Ges. June 5th, 1918. (132,799) 

23,057. Method of driving electric generators on bicycles and similar 
vehicles," J. Earnshaw. September 19th, 1919. (153,148.) 

153,153) Electric lamps." Е. G. Mascarenhas. October 3rd, 1919. 
(153,153.) 

24,864. ©“ Trolley head for electrically propelled vehicles. * J. N. Lewis. 
р llth, 1919. (153,158.) 

24,961. '' Electrically operated hoisting devices.’ 
1919. (153,160.) 

26,046. '' Telephone systems.” 
application on 152,702.) (153,167.) 

047. Automatic telephone systems.” 
(Divided application on 152,703.) (153,168.) 
28.507. Rotary electric machines." K. Nobuhara. November 17th, 1919. 


(133, 179.) Р 
 _ 328920. бо. 
2,697. '' Suspension of electrodes in electric furnaces,” Norske Aktieselskab 
for Elektrokemisk Industri Norsk Industri-Hypotekbank. January 28th, 1919. 
( 
3,972, “ Magneto electric ignition apparatus for explosion engines." R. E. 
Heerd. May Wth, 1919. (144,251.) 
5,440. * Electric contact devices.“ Siemens & Halske Akt.-Ges. March 9th, 
1918. (139, 476.) 
7,004: “ Electric couplings for thermo-clectric appliances.” 
(H. Sieben). March 8th, 1920. (153,225.) 
10,802. Commutators for electric motors. 
(153,234.) > _ : Ms 
11.798. Distributors for magnceto-electric machines," C. 
December Bth, 1919. (Divided application on 151,125.) (183,235.) 
12.343. Arrangement of the distributor brush holders in magneto ignition 
apparatus for internal-combustion engines." Scintilla. Мау 15th, 1919. 
(143,210.) 
12,909. Selector apparatus for usc in an automatic or semi-automatic 
T. Lenaghan. April 23rd, 1919. (Divided application on 


July 22nd, 


A. P. Rutherford. August 8th, 1919. 


(Westecn 


P. Speck. October 13th, 
T. Eenagiatis April 23rd, 1919. (Divided 


T. Lenaghan. April 23rd, 1919. 


Н. Fairbrother 


F. Hornby. April 19th, 1920. 


Redrup. 


telephone system.” 
152,702.) (153,238.) 

13.604. High-tension electric depositing plants. 
werke. March 3lst, 1916. (143,542.) | 

13.813. Telephone exchange system." Western Electric Co. 
1918. (Divided application on 130,339.) 043.591) 

14.590. Telephone exchange system.“ Western Electric Co. 
1918. (Divided application on 130,329.) (143.908.) 

16,737. Installations for rectifving alternating 
Schuckertwerke. June 10th, 1916. (145.481.) 
17.709. Electric repeaters for telephony.” 
20th. 1919, (145,528.) 

18.026. Apparatus particularly applicable for the adjustment of a distant 
continuous current motor.’ E Krupp Akt.-Ges. March 16th, 1918. (145.728.) 

18,687. Electric switches." Eureka Mae Cleaner Co. January 18th, 
1917. (146,825) 

24,0]. “M: agneto-clectric generators for use in connection with internal 
combustion engines," C. P. Godfree. August oth, 1919. (Divided application 
on 148,695.) (133,251.) 


"^ Siemens  Schuckert- 


July 22nd. 
July 22nd, 


currents.“ Siemens 


Western Electric Co. May 


—————————— с) 


Aero-Navifation Lights. — The i latest novelty at London's 
air terminus at Croydon is a large electric sign now nearing 
completion. It takes the form of a star. a model of which 
was shown at the Aero Exhibition last summer at Olympia, 
and from point to point it is nearly a quarter of a mile in 
length. The electric lights which form the sign are sunk in 
the ground and covered with thick glass so that aeroplanes 
can land on thein without damage. The switching arrange- 
ment enables a large letter L to be lit up, with the upright 
arm pointing the direction in which the wind is blowing. 
Pilots land along this line in the direction of the bottom leg 


cok the letter, and bring the machine to rest before the latter 


is reached. The air terminus promises to become so busy 
that a station master is to be appointed. He will be stationed 
in a recently-built control tower, from which he will com- 
municate with machines by wireless, and als» control the 
switching on and off of landing and signalling lights. 
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PRIVATE AND PUBLIC ECONOMY. 


On the last day of November the Prime Minister dined 
with the Federation of British Industries. The members 
of that important body appear to have expected that, 
after refreshment, he would give them an explanation 
as to why our current year’s expenditure is about twelve 
hundred million pounds, coupled with suitable regrets, 
and excuses; and that he would inform them by how 
many millions this colossal total was to be reduced next 
year, 

They were, however, treated to a cheery and amusing 
speech, punctuated by laughter and cheers, full of sallies 
against Government critics, but without one word of 
justification for the present disastrous policy, or hope 
of amendment for the future. Although the members of 
the Federation had dined, they were sent empty away. 

To their astonishment they were even lectured on the 
need for economy, all round, public and private, just 
as though they themselves were responsible for public 
finance and the Government were paying the taxes. 

They were informed that the Government must feel 


that it had the nation behind it in the matter of 


economy. They were informed that they seemed to have 
forgotten that there had been а war, and, as а final 
touch of that sublime audacity for which Mr. Lloyd 
George is so justly famous, he suggested that in eacli 
household in the country а committee should be formed 
to cut down the domestic expenditure. 

The Premier seems to be quite unconscious of the fact 
that in most households—outside Government circles-— 
the struggle for existence has become too keen to permit 
of any time for conimittee meetings, or much conversa- 
tion of any kind; and that the possibility of carrying 
on at all, even if employment continues, is much more 
likely to be the topic, rather than any question of further 
possible deprivations. | 

Sir Robert Horne, who followed, addressed himself 
to some of the actual conditions which have to be met ; 
and.he pointed. out that the increasing importation of 
competing goods was largely due to the state of the 
exchange, and to the fact that our own production costs 
were too high for the world's markets. 

The cry to produce more should be put in another 
way: Produce more economically. 

The Premier's speech at the Federation of British 
Industries. has not enjoyed & good Press, and news- 
papers of almost all shades of opinion continue the cam- 
paign for economy. At the Business Conference called by 
the Federation, resolutions were passed requesting the 
repeal of the excess profits duty and the corporation tax, 
stating that the taxable capacity of the country had 


already been. exceeded, condemning any direct taxation 


of production, and demanding drastio economies on the 
part of the Government. In the meantime the Govern- 
ment has set ир one committee for effecting economies, 
and another to consider the question of higher salaries 
for Ministers and M.P.s. Possibly if M. P.s were obliged 
to clock in and out," and were paid by the hour, we 
should not read so often of oritir^' 
150 or so members took ры он 
707. | 


[787] | D 


"С jsions in which 
xossible total of 
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Mr. Peter Rylands, who was re-elected President of 
the Federation of British Industries, pointed out the 
enormous accruing liability on account of the excess 
profits duty, and the danger of the moment arriving 
when the liability would be beyond the capacity of in- 
dustry. He remarked also on the less favourable dis- 
position of the working classes to bear privations, and 
spoke of the illusions caused by the apparent plenty 
during the war. He said that anyone who lived on his 
capital (as we did during the war) could have a right 
roval time, but was afterwards sure of repentance and 
headache. 

The Executive Council of the Association of British 
Chambers of Commerce has just sent in to the Chancellor 
of the Exchequer its advice for the next Budget. It 
roundly condemns the excess profits duty, alleges waste 
and extravagance in the Government departments, 
and calls for a budget expenditure not to exceed 
£910,000,000, which is approximately the figure once 
tixed by the Chancellor himself for a normal year. 
Whether this or some other figure be the proper limit, it 
seems to be clear that unless Parliament sets a total, and 
refuses to exceed it, the torrent of waste will not 
diminish. 

But we think a clear line should be drawn between 
productive and unproductive expenditure, and this is 
a distinction which seems lately to have escaped atten- 
tion. For instance, take housing. If the Government 
itself were spending directly, say, two million pounds 
on housing, it might be said roughly that the rents or 
repayments would justify about half the cost, and 
therefore one million would be productive and one mil- 
lion unproductive expenditure. Again, the vast sums 
that we spent on the Ministry of Reconstruction must 
be regarded as utterly lost. We believe that even the 
pamphlets were not all distributed. Money spent upon 
the proposed Severn tidal power scheme, however, should 
be reproductive—it cannot otherwise be justified — and 
the reformers, if they are true economists, will aim at 
lopping off a few Ministries, rather than at stopping a 
great enterprise designed to increase the output of the 
country and reduce first cost, which is an essential 
condition to selling our goods and regaining our foreign 
markets. 

We would venture to advise the Federation of British 
Industries and the Chambers of Commerce to set up an 
Economy Committee of their own—not in some humble 
cottage, but in the neighbourhood of the Palace of West- 
minster, with a well-paid expert accountant to devote 
his whole time to the business—and let that committee 
examine and criticise publicly every item of Govern- 
ment expenditure, and tabulate every instance of scan- 
dalous waste and peculation that comes to light, together 
with all the names of parties concerned ; and thus take 
eare that if the nation chooses to continue the present 
system of government it shall at least do so with a full 
knowledge of the facts. 

Since Parliament, paid to control, fails in its duty, 
it becomes necessary for the people who are eventually 
responsible for national industrial prosperity to take it 
1n hand themselves and see that the information collected 
is in handy form, and ready for use at the next General 
Election, by any party, of whatever colour, that wishes 
to prevent the ultimate ruin of the Empire. 


EEE OO ä 


Tue Council of the Institution of Elec- 


The I.E.E. trical Engineers is to be congratulated 


Subscriptions. on the result of the special meeting held 


last week to consider the proposed in- 
crease of subscriptions; the sense of the meeting was 
manifestlv in favour of the new rates, unwelcome as 
might be the necessity of an increase, and the majority 
was overwhelming when the question was put to the vote. 
Mr. Purse, feeling bound in duty to the members whose 
proxies he held to press their opposition to the limit, was 
nevertheless well advised in consenting to withdraw his 
demand for a poll; as the President showed, the majority 
of proxies against him was no less crushing than that of 


the members present, and to have prolonged the meeting 
for the sake of a useless formality would have been 
highly injudicious, to say the least. Ме can hardly 
believe, in any event, that Mr. Purse's supporters would 
feel particularly well disposed towards his alternative 
proposal—to add 10s. 6d. to the subscriptions in all 
grades—as that obviously places the bulk of the burden 
on the shoulders of the junior ranks, representing an 
increase of 30 to 50 per cent. in the case of Students, 
16-20 per cent. for Associates and Associate Members, 
and 12-14 per cent. for Meinbers. What a storm there 
would have been if the Council, in a moment of mental 
aberration, had proposed such a scheme! We think it 
probable that Mr. Purse will gain even less support at 
the confirmatory meeting than he did last week. 

A suggestion that members who have compounded for 
their subscriptions should now be called upon to contri- 
bute further to the- funds appears to us to be incom- 
patible with the principles on which such arrangements 
are based; it would be as reasonable for an insurance 
company from which a man had purchased a life annuity 
to call upon him to pay further sums on the ground that 
the company’s expenses had increased. Is there to be 
no sanctity in a contract? The Articles explicitly state 
that such members shall not be required to pav a further 
amount. 

We cannot refrain from expressing adiniration at the 
masterly manner in which the President placed the 
Council's case before the meeting, as well as the tact 
and ability with which he guided the proceedings. 

Mr. J. E. Kingsbury, in a brief but impressive speech, 
placed the discussion on a high plane, emphasising the 
fact that members should not merely ask what they were 
to get out of the Institution, but should consider what 
they could give to it, in order to further the interests 
of the profession and industry. Mr. Adams also made 
а useful contribution to the debate. 

It 18 interesting to note that whilst this was, we be- 
lieve, the second occasion on which proxy papers were 
issued, they have not vet been used for the purpose of 
a poll. The only effective proxy at the meeting was, in 
fact, that exercised by Sir James Devonshire when, in 
the. course of a cogent argument in support of the 
Council's scheme, he quoted with emphatic approval 
our recent summary of the situation. 


ELSEWHERE we report the progress 
that has been made towards the settle- 
ment of the E. P. E. A. dispute. Up to 
tlie T of the National Joint Board last Saturday 
101 undertakings had adopted the schedule; 20 had 
accepted it w ith reservations ; 28 had refused ; and 90 
had not replied to Ald. W ТО, 8 circular letter. In 
numbers, therefore, the ayes and the noes are about 
equal, but in magnitude, it is stated, the 101 concerns 
represent 70 per cent. of the whole. On this result the 
Joint Board and the Association are to be congratulated. 

With regard to the non-contents, many of these are 
sinall companies which, while professing willingness to 
concede the terms, plead inability to pay them, at any 
rate until they are authorised to charge higher prices for 
electricity. On the other hand, they certainly will not 
obtain that authority unless they adopt the schedule, for 
the Joint Board is fully recognised by the Government, 
and thus a '' vicious circle ” is set up. We cannot but 
sympathise with these companies, which have not the 
rates to draw upon if they make a deficit. and we should 
think that a compromise could be attained without much 
difficulty: provided that they agreed to рау the new rates 
directly they were authorised to raise their prices, we 
should think they night be counted with the under- 
takings which have adopted the schedule. We are 
pleased to see that the Association has agreed to postpone 
the notices in the case of all authorities which adopt the 
schedule, as we suggested in our last issue: we cordi- 
ally hope that conciliatory methods will prevail, and that 
some means may be found, acceptable to both sides, 
which will obviate recourse to the strike weapon, due to 
come Into operation next Tuesday, 


The Crisis. 
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THE JURISDICTION OF THE ELECTRICITY COMMISSIONERS. 


By A LEGAL CONTRIBUTOR. 


On September 24th the report of the Electricity Com- 
missioners upon the applications of the Nottingham 
Corporation and the 
shire Electric Power Co. for leave to build generat- 
ing stations was published in the ELECTRICAL REVIEW. 
A public inquiry was held by the Commissioners in 
July last, and this report represents their findings. 
As this was the first inquiry held in the exercise of а 
jurisdiction conferred by the Electricity (Supply) Act, 
1919,* the proceedings before the Commissioners and 
their report are of considerable interest. Those who 
supply electricity are concerned to know by what autho- 
rity the Commissioners act, the nature and extent of 
their powers, and the circumstances in which those 
powers are and will be exercised. 

The Act of 1919 makes no stipulations as to how 
these inquiries are to be held; but it is apparent from 
a perusal of a transcript of the shorthand notes that 
they are conducted very much on the lines of an ordi- 
nary arbitration. If one may be permitted to say 
so, nothing could exceed the courtesy апа consideration 
shown by the chairman and his FOREN to all parties 
concerned. 

It is necessary in the first place to understand the 
jurisdiction and powers of the Commissioners. Ву 
Section 11 of the Act of 1919, notwithstanding the 
provisions of any special Act, It shall not be lawful 
for any authority, сошрапу, or person to establish a 
new or extend an existing generating station. 
without the consent of the Electricity Commissioners 
(which consent shall not be refused or made subject to 
compliance with conditions to which the authority, com- 
pany, or person object, unless а local inquiry has been 
held) . . ." Then follow certain exceptions which are 
not material for the present purpose. It is well to note, 
at the outset, that the Act thus empowers the Commis- 
sioners to cut down the statutory rights and privileges 
of an existing authority or company, who could for- 
merly build generating stations in accordance with 
their powers, as and when they pleased. By Section 33 
the Commissioners may hold inquiries; while by Section 
34 they and the Board of Trade (now the Ministry of 
Transport) may make rules of procedure. There is 
no appeal from any ruling or decision of the Commis- 
sioners, but it would seem that there is no penalty 
attaching to anyone who thinks proper to build a station 
without the necessary permission. 

To come now to the history of the applications above 
mentioned. In 1901 the Derbyshire and Nottingham- 
shire Electric Power Co. (which may be referred to for 
the sake of brevity as the power company) were em- 
powered by statute to supply electricity in bulk 
to the whole county of Nottingham and part of 
the county of Derby. They could supply to the 
various boroughs in the area, but subject in the 
case of each borough including Nottingham, to the 
consent in writing of the Corporation. The same 
Act enabled the power company to erect stations 
at Colwick (near the Trent), and at Ilkeston. They 
did in fact erect a station at Ilkeston, where, at the 
date of the inquiry, they had an installation represent- 
ing 5,000 kw. (a.c.) and 4,000 kw. (p.c.). In 1912 they 
sold 1,839,899 units, and for the current vear it was 
estimated that the demand would be 10,000,000. To 
meet this, and with a view to further extensions, thev 
desired to erect a new station at Colwick, where, having 
regard to the proximity of condensing water and other 
advantages, it was conceived that they would be able 
to build a station large enough to meet all present and 
further demands. They took a lease of the, site on 
March 25th, 1919, for 99 years, with power to purchase 


* Since this article was written the Commissioners have held 
an inquiry upon an application of the County of London Co. 
for leave to erect a station at Barking. This matter pale still 
sub judice is not here referred to. 


Derbyshire and Nottingham- 


and less near the 


the freehold. The rent for the first year was £138 14s., 
rising to £554 16s. 

In these circumstances they applied to the Commis- 
sioners for the necessary consent. On June 23га, 1920, 
the secretary to the Commissioners wrote to point out 
the nature of the evidence which the Commissioners 
would require in support of the application. In par- 
ticular, evidence was required of present loan, probable 
future demands, technical proposals for the new station, 
and an estimate of future financial results. The power 
company were also asked to state their '' proposals in 
the event of the establishment of.a joint electricity 
authority for the district.“ 


The Borough of Nottingham never took any electricity 
from the power company. They had power to supply 
within their own district under a provisional order 
which they obtained in 1890. 

They were the principal opponents of the power com- 
pany's application. They were themselves seeking the 
permission of the Commissioners to erect a generating 
station on what was called the Clifton site. 


It was stated by the town clerk, when opening the 
case for the Corporation, that in 1914 they had come 
to the conclusion that а new station was necessary. Hav- 
ing received a report from Sir Alexander Kennedy, 
they chose a site on the river Trent, but nothing wus 
done inimediately owing to the war. After the armistice, 
however, the Electricity Committee, having come to the 
conclusion that it would be no longer possible to con- 
sider municipal boundaries in the matter of electricity 
supply, summoned a conference of local authorities, e.g., 
those of Leicester, Derby, Nottingham, Mansfield, 
Loughborough, Newark, and Long Eaton. This con- 
ference employed two engineers who propounded a 
scheme which should deal not only with Nottingham, 
but with the whole area represented by the conference. 
Subsequently Mr. J. H. Rider was employed to report 
on the position of Nottingham itself. He recom- 
mended, inter alia, the erection of a station on the 
Trent near the Clifton Colliery, which would fit in the 
larger scheme if and when a joint electricity authority 
was set up. It was for power to erect this station at a 
cost of about £800,000 that the Corporation made the 
application to the ®ommissioners. Towards the end 
of his address the town clerk said: ‘‘ The Corporation 
quite realise that it is the intention of the Government 
and the Commissioners to divide the country into dis- 
tricts, and to set up joint authorities where they can 
properly be established. Their proposals with regard to 
this station are made so that when any scheme is brought 
forward or put into operation this station will fit the 
requirements of the scheme.’ 

The power company opposed the application of the 
Corporation on the ground that a power station of 
such size was wholly unnecessary for supply in Notting- 
ham; that, in effect, the Corporation could make no 
profitable use of it without power to supply outside the 
borough, which could not be obtained except by Act of 
Parliament. Certain coal owners also objected to the 
application, because if the station to be built by the 
Corporation were erected and were to become the pro- 
perty of a joint authority, they would inevitably be 
left out. 

The case of the power company was first heard. The 
opposition of the Corporation was based chiefly on the 
allegation that inasmuch as the power company had 
done so little in the past, they did not deserve to be 
further encouraged. Objection was also taken to the 
proposed site on "the ground that it was less convenient 
“© centre of gravity of the district 
than the site of 80 acres which the Corporation desired 
to utilise. 

In the course of the inquiry, the chairman pointed 
put that they could not neglect the probability of a joint 

— 


~ 
le 


w— 


electricity authority being set ир. Не intimated that 
if they were to give their consent to the construction of 
one or other of the proposed stations they would be 
obliged to impose а condition which would safeguard 
such a joint authority, ¢.g., a condition which would 
enable them to repay the capital expended by the com- 
pany plus a reasonable rate of interest defined by the 
Act. He said that such a condition had been imposed 
by Parliament in the case of the Shropshire, Worcester- 
shire, and Staffordshire Electric Power Co. (by Section 
19 of their Act). He also intimated that the Commis- 
sioners proposed very shortly to determine provision- 
ally the limits of the electricity district, which would 
certainly contain the city of Nottingham, and probably 
the whole or a very large part of the area of the power 
company." The power company were not willing to 
accept this condition, but the Corporation were quite 
ready to comply with it. 

As has already been pointed out, no secret was made 
of the fact that the Corporation were asking for leave 
to erect a station much larger than was necessary to 
meet their immediate needs. Thus it was pointed out 
by one of their witnesses that taking into account the 
present and immediate future demand upon the Cor- 
poration, the most they required was to generate 16,000 
KW. | 
We now come to *he report of the Conimissioners. f 
They refused the application of the power company on 
the greund that it would be an encroachment on the 
Corporation's rights of supply. They granted that of 
the Corporation—giving them leave to erect the pro- 
posed generating station on the site proposed, on the 
terms: (1) Plan and lay-out to be approved by the 
Commissioners; (2) the Corporation must if required 
supply to the power company such high-pressure current 
as the company may require, on terms to be agreed, or 
if not agreed, upou terins to be settled by the Conunis- 
sioners; (3) if an authority is set up for the district 
under the Electricity (Supply) Act of last year, the 
Corporation shall if required by the authority, and 
if directed by the Commissioners, transfer the station 
to the joint authority, the Corporation BOE reim- 
bursed on certain terms. 

It is unnecessary to go at length into the reasons P uhy 
the Commissioners refused the application of the power 
company. They were largely of a technical character; 
but it is interesting to consider the legal effect of the 
conditions on which the Corporation are to be allowed 
to build their generating station. 

The first requirement does not invite comment. The 
second, however, is more interesting. It is founded, 
presumably, upon Sec. 19 of the Act by which ‘‘ during 
the period between the passing of this Act and the 
establishment of a Joint Electricity Authority any 
two or more authorised distributors may with the ap- 
proval of the Commissioners, and if so required by the 
Electricity Commissioners shall, enter into arrangements 
for ‘‘ (a) the giving and taking of a supply of electricity 
and the distribution and supply of the electricity so 
taken." The arrangement is to be made on such terms 
and conditions as may be agreed, or, if the arrange- 
ment is made in pursuance of а requirement by the 
Electricity Commissioners, on such terms and conditions 
as in default of agreement may be settled by the Com- 
missioners. 

It is plain from the wording of the section that (a) no 
arrangement between authorised undertakers for a sup- 
ply, and (b) no order for the giving of a supply, can 
be made by the Commissioners, except within the tran- 
sitory period. If nothing is settled before the Joint 
Authority comes into being, the authorised distributors 
are powerless to agree, and the Commissioners cannot 
compel them to enter into an agreement. 

As the matter has probably been settled in the Notting- 
ham district since the Commissioners published their 
‘report, the question, in one aspect, may be only of 
mere academic interest. But there is another aspect 
of the matter which is not quite so clear. Can an agree- 

* The East Midlands District has since been provisionally 


determined (Etec. Rev., Nov. bth, 1920. p. 591).—Enps. 
і See the ErrcTRICAL Review, Sept. 94th, 1920, p. 401. 
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ment be made, or can the Commissioners make an order, 
which shall continue to be effective after the formation 


of the Joint Authority? This is a question which is 
at least open to argument. 

It is to be observed that Sec. 19 forms one of a 
group of sections to which the heading '' Transitory 
" js prefixed in the Act. А cross heading 
governs each of the sections which is ranged under it 
(Eastern Counties and London and Blackwall Railway 
Co. v. Marriage, 9 H.L. Cas. 32). It follows that the 
provisions of Sec. 19 are to be regarded as transitory 
only. Now it is obvious that in so far as it confers 
power on the Commissioners to direct that authorised 
undertakers shall give or take а supply of electricity 
upon terms to be settled by them, Sec. 19 confers upon 
them power to interfere with existing rights, and an 
enactment which interferes with existing rights must be 
strictly construed (Stead v. Carey, 1 С.В. 496). Bear- 
ing these principles in mind, it is difficult to see how 
terms can be imposed upon authorised distributors 
which shall remain in force after the formation of the 
Joint Authority. Take an extreme case. Suppose it 
was ordered that authority A should supply, and autho- 
rity B should take, z units per annum at ld. per unit 
for all time after the date of the order. This would 
constitute an interference with existing statutory rights, 
and would be the result of the exercise of a power con- 
ferred by an Act of Parliament which is declared to 
be transitory in its effect. It may be argued that other 
provisions of Sec. 19, empowering the Commissioners 
to authorise the breaking up of roads, &c., which may 
be necessary for carrying the ‘‘ arrangement’’ into 
effect, and authorising local authorities to borrow for 
a similar purpose, tend to show that the provision was 
intended to be anything but transitory. At the same 
time it is difficult to ignore the first few words of the 
section which appear to govern the whole. 

Those who drafted the Act may have been of opinion 
that they were conferring powers which should have 
permanent effect. That this is so is to some extent 
confirmed by the fact that the Electricity (Supply) Bill, 
1920, now before Parliament makes no reference to the 
matter. 

The Commissioners apparently had power to impose 
this condition in so far as it-is permissive by virtue of 
Sec. 4 (3) of the Electric Lighting Act, 1909, by 
which ‘‘ the Board of Trade may, if they think fit, by 
order, permit any undertakers to supply electricity in 
bulk to any other undertakers upon such terms and 
subject to such conditions as may be specified in the 
order." By Sec. 2 of the Act of 1919 the Ministry of 


‘Transport appear to be able to exercise this power 


through the Electricity Commissioners. But it is obvious 


that Sec. 4 (3) of the Act of 1909 was enabling only. It 
did not confer power upon the Board of Trade to compel 


any authority to give or take a supply at any particular 
price, or at all. 

The fact that the Commissioners thought it right to 
impose the third condition makes it plain that they are 
confident that & Joint Authority for the Nottingham 
district will presently come into being. This is a matter 
upon which they must have means of knowledge not 
accessible to the outside public. But it is interesting 
to speculate, from a purely legal point of view, upon 
the effect of this condition. It may be, of course, that 
the power company are ready and willing to. assist in 
the formation of a joint authority; but it is manifest 
that no obligation is imposed upon the Corporation 
unless and until the joint authority 18 formed. 

It seems that the owners of any undertaking may 
seriously hamper the work of & Joint Authority, for 
by Section 6 of the Act of 1919 (which makes provision 
for the establishment of a Joint Authority) it is expressly 
provided that по such scheme shall provide for the 
transfer to the authority of any part of an undertaking 
except with the consent of the owners thereof," It ia 
clear from this that the existing generating station and 
mains of the power company could not be transferred 
to the Joint Áuthority except with the consent of the 
power company. 
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Again, the fact that a joint authority may supply 
electricity does not prevent existing undertakers from 
continuing to supply in their own areas, in accordance 
with their powers—it may be in direct competition 
with the Joint Authority—unless, indeed, the Commis- 
sioners exercise the peculiar power conferred upon them 
by Section 14 (1) of the Act. | 

‚Ву this section the Commissioners may by order 

‘exclude from the area of supply of any power com- 
pany any part of that area which at the time of applica- 
tion is not being supplied by the company, and which 
it appears to the Electricity Commissioners could be 
better served by the Joint Electricity Authority." The 
words in italics are important, because although the 
Commissioners may be of opinion that the Joint Autho- 
rity could better serve the district, they have no power 
to authorise them to do so. If the power company 
object to being deprived of part of their statutory area, 
no effect can be given to the proposal of the Commis- 
sioners so depriving them without a special order, that 
is to say, an order made after a public inquiry, and 
confirmed by the Ministry of Transport, which cannot 
come into force until it has lain on the tables of both 
Houses of Parliament for 30 days. 

But even if such a special order were made, the 
result might be to wholly deprive the excluded area of 
any supply of electricity. 

Another provision of the Act is very important in 

this connection. By Section 12 (1) a joint authority 
may supply electricity within their district subject to 
certain limitations, that is to say, the authority shall 
not supply electricity . . . (L) in any part of the area 
of supply of a power company for any purpose for which 
the company are therein authorised to supply elec- 
tricity without the consent of the company, except to 
the previous owner of а generating station which has 
been transferred to the joint electricity: authority or,” 
Ke. 
Applying this provision to the Nottingham case, it 
means that if the Joint Authority for the district 
acquire the proposed generating station from the Not- 
tingham Corporation, they may supply electricity to 
the Corporation without the consent of the power com- 
pany. To grant & supply elsewhere in the power com- 
pany's area they must obtain the company's consent. 
The Ministry of Transport may, however, dispense with 
this consent if it is unreasonably withheld. This consent 
is to be deemed to be unreasonably refused or withheld 
if the power company ‘“аге not willing and in a posi- 
tion to give the requisite supply upon reasonable terms 
within a reasonable time." Suppose—to take this very 
case—a Joint Authority were established for the Not- 
tingham district. Suppose the present power company 
refused their consent above referred to, and the Ministry 
of Transport seek to dispense with that consent on the 
grourid that the power company not being able to supply, 
their consent muat be deemed to have been unreasonably 
withheld.. One answer might be: We applied for leave 
to build a generating station, end it was refused by 
the Commissioners ! " | 

It may be said that the above l upon the 
third condition imposed by the Commissioners are of а 
technical character.. They may nevertheless become im- 
portant. The Act of 1919 provides that it shall be 
the duty of every joint electricity authority constituted 
under this Act, to provide or secure the provision of a 
cheap and abundant supply of electricity within their 
district." If, when the time comes for the performance 
of this duty, there is found already in the field a power 
company Who, whether rightly or wrongly, consider that 
they “have. been: deprived of rights solemnly conferred 
by the legislature, technical points may 8 formid- 
able obstacles to the joint authority. 

All these considerations were doubtless duly weighed 
bv the Commissioners when deciding to grant the ap- 
plication of the Corporation. In the matter of imposing 

conditions, fhey have an absolutely free hand. They 
are not a legal tribunal in the ordinary sense. To use 
the words of Section 1 (4) of the Act, to which they owe 
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their bg: Three of the Commissioners shall be 
selected for practical, commercial, and scientific know- 
ledge and wide business experience, including that of 
electrical supply.“ Had they when holding this inquiry 
been а court of law construing—and bound to construe 
—an Act of Parliament according to well-known canons 
of construction, a somewhat interesting argument might 
have been addressed to them. For example, if the 
material section—Section ll—of the Act of 1919' is 
looked at by itself, its intent and meaning appears to 
be that applications for leave to erect generating sta- 
tions should only be made by those who find it necessary 
to extend or build for the purposes of supply in their 
own area. Here it was made perfectly plain by the 
Nottingham Corporation at a very early stage that they 
wanted this new generating station for a much larger. 
purpose. On such a reading of the Act it would have 
been perfectly competent for the Commissioners to rule 
out their application on this very simple ground. 

But the explanation probably is that the Nottingham 
Corporation already have statutory power to supply in 
bulk outside their district, and the Commissioners were 
satisfied that, wholly apart from the possible demand 
of the power company, there was good ground to sup- 
pose that the Corporation would be able to dispose of 
the whole output from the proposed generating station. 

Ап interesting question here obtrudes itself. Have 
the Commissioners any power to authorise undertakers 
to supply outside their district? 

Let us look in the first place at the older Acts. Supply 
of energy outside the area is prohibited by Section 
4 (2) of the Schedule to the Electric Lighting (Clauses) 
Act, 1899. Unless power to supply in bulk outside the 
area has been granted by special Act, it can only be 
obtained by an order made upon an application pur- 
suant to Section 4 (3) of the Electric Lighting Act, 
1909, which has been already referred to. But no order 
can be made under that section unless the supply can 
be given without breaking up any streets except sucli 
as the undertakers giving or the undertakers receiving 
the supply are authorised to break up, and unless parties 
objecting have an opportunity of being heard. It is 
important to notice that this section makes no provision 
for further borrowing powers by a local authority. A 
power company which might be ready and willing to 
give the supply forming the subject matter of the agree- 
ment, would obviously be a party entitled to be heard. 

With regard to supply other than bulk supply 
outside an area, this could only be given pursuant to 
Section 6 (1) of the Act of 1909, whereby the occupier 
of any premises desiring to be supplied by undertakers 
in another district may apply to the Board of Trade 
for the necessary order. The order may be made if 
the undertakers in the area of the applicant consent, 
but that consent must not be unreasonably withheld. 
This jurisdiction of the Board of Trade is now exer- 


-cised. by the Commissioners; it is pointed out in a 
well-known work on the Electric Lighting Acts that 


“an order will only be made in respect of specific 
premises, and not in respect of an addition to the area 
of supply of the undertakers.’ 

These were the only statutory provisions of general 
application for supply outside the area prior to the 
Act of 1919. It remains to consider the effect of that 
Act. It certainly does not, in terms, authorise the 
Commissioners, or anyone else, to permit supply outside 
an area. The only section of the Act which bears upon 
the subject is Section 19, which has been considered in 
an earlier part of this article. It is clear that this 
section impliedly permits any authorised undertakers 
„within the locality ’’ of a Joint Electricity Authority 
to supply outside their area. Such a supply would 
necessarily be involved in an arrangement made 
under that section. But if an order were made pur- 
suant to this section authorising supply in bulk, it is 
submitted that the right of parties interested to be heard 
and to state objections already conferred by Section 
4 (3) of the Act of 1909 (which is not repealed), could 
still be exercised. 
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Again, supposing it were made part of '' an arrange- 
ment ordered by the Commissioners pursuant to Sec- 
tion 19 of the Act of 1919 affecting two areas А and B, 
that certain consumers in the district A should thence- 
forth be supplied by the undertakers in area B. It 
would certainly be open to the undertakers in area А 
to argue that, by virtue of the provisions of Section 
6 (1) of the Act of 1909 (which, again, is not repealed), 
they were entitled to withhold their consent to the 
transfer. 

It would not be right to assume that the Electricity 
Commissioners may not, for some purposes, be con- 
sidered to be acting in a judicial capacity when holding 
inquiries. Thus assuming they refused to hold an 
inquiry when called upon to do so, it is probable that 
a writ of mandamus would be issued to compel them. 
(See e.g. Rhyinney Iron Co., Ltd. v. Rhymney Rail Co., 
6 Ry. & Can. Tr. Cas. 60.) 


There is one other matter in relation to this inquiry ` 


which is of interest. According to the rules, persons 
interested are entitled to appear and be heard. Ап 
application was made by the town clerk of Derby to 
appear and be heard as representing the Conference of 
the Municipal Electricity Undertakings. It was pointed 
out that these bodies were concerned with the scheme 
for the East Midlands, and that they had had nothing 
to do with the application on behalf of Nottingham. 
On this ground counsel for the power company objected 
to their being heard; he contended that they had no 
locus standi. Eventually the right of audience was 
granted, and a witness was called on the part of the 
conference. 

It is presumed that in thus extending the right of 
audience, the Commissioners were acting on the analogy 
of the Parliamentary Standing Order 133a, by which 
any society or association sufficiently representing a 
trade, business, or interest in the district to which the 
Bill relates, and alleging that such trade, business, or 
interest will be injuriously affected by the provisions of 
such Bill may appear and be heard in opposition to it. 


NEW ELECTRICAL PROPOSALS FOR 
PARLIAMENT TO CONSIDEN. 


WE give below a list of the proposals that will come forward 
in the next session of Parliament. Readers who are desirous 
of obtaining further information will find the applications 
published in the London Gazette for November 16th, 19th, 
23га and 26th. 


(a) Electric Light and Power. 


Batley Corporation.—Further powers as regards the electric 
light undertaking, provision of show rooms, increase of 
charges for electricity, &c. 

Bexhill Corporation.—Further electricity powers, &c. 

County of London Electric Supply Co.—Powers to acquire 
land, &c., in the parish of Barking and to erect generating 
station thereon and to distribute electrical energy, con- 
stitution of separate undertaking and provisions relative 
thereto, repeal or amendment of provisions as to purchase 
of portion of company's undertaking, certain financial 
provisions, &c. 

Falmouth Dock Co.—Powers to repair, build, and salve, &c., 
vessels, to carry on an engineering business and provisions 
with reference thereto. 

Leyton U.D.C.—Further powers with regard to the electri- 
city undertaking. 

London County Council.—Further provisions as to control of 
premises where celluloid is kept, &c. 

Manchester Corporation.—General powers, including certain 
financial provisions. 

Rotherham Corporation.—Further powers with regard to the 
electricity undertaking, additional provisions as to running 
motor-omnibuses, &c., further powers with reference to 
the tramway undertaking, trolley vehicles and omnibuses, 
construction of new tramways, &c. 

Waltham and Cheshunt Gas and Coke Co.—Powers to apply 
for a provisional order to supply electricity. 


(b) Electric Tramway, Motor-'bus and Railless Trolley 
i Vehicles, 


Burnley Corporation.—Provision and running of motor--omni- 
buses within and beyond the borough, financial provisions, 
including the suspension of any payment to any sinking 


fund, for such period as may be specified in the Bil. 
Repeal and amendment of certain Acts and Orders. | 

Chatham and District Light Railways Co.—Certain financial 
provisions. 

City of Oxford Electric Tramways Co.—Powers to increase 
fares and charges in respect of the motor-omnibuses. 

Colne Corporation.—Powers to run omnibuses within and 
without the borough, to increase maximum charges for 
electricity, and further powers as regards the electricity 
undertaking. 

Durham County Council.—Construction and working of train- 
ways, trolley vehicles in the administrative County of Dur- 
ham and the county boroughs of Gateshead and Sunder- 
land, powers to provide and run motor-omnibuses, inci- 
dental powers with regard to tramways, trolley vehicles 
and motor omnibuses. 

Gosforth U.D.C.—Powers to run motor-omnibuses within and 
without the borough. 

Grimsby Corporation.—Construction and reconstruction of 
tramways, provision of trailer cars, powers to run motor- 
omnibuses and trolley vehicles, further powers with regard 
to the electricity undertaking, and to increase the maxi- 
mum prices for the supply of electricity; provision of 
showrooms, &c. 

Hastings Tramways Co.—Extension of tramways, &c., to Fish 
Market, Hastings. 

Hoylake and West Kirby U.D.C.—Provision and running of 
motor-omnibuses within and beyond the district. 

Leicester Corporation.—Construction of new tramways, pro- 
vision and use of traller cars, further powers as regards 
tramways and omnibuses. 

Liverpool Corporation.—Continuance and maintenance of the 
tramway undertaking, including the tramway and omnibus 
undertaking carried on by the former Liverpool United 
Tramway and Omnibus Co., construction of new tram- 
ways, further provisions as regards the electricity under- 
taking. 

Nelson Corporation.—Provision. and running of motor-omni- 
buses within and beyond the borough, further powers with 
regard to the electricity undertaking. 

Nuneaton Corporation.—Powers to run motor-omnibuses with- 
in and beyond the borough, confirmation of agreement 
with the Birmingham and Midland Omnibus Co., Ltd. 

St. Helens Corporation.—Power to run motor-omnibuses with- 
in and without the borough, increase of tramway fares, 
further provisions as to the tramway undertaking, powers 
to apply for provisional orders authorising trolley vehicles, 
and to increase charges for the supply of electricity. 

South Shields Corporation.—Extension of the borough to in- 
clude the parish of Horton and parts of the parishes of 
Whitburn, Bolden, and Monkton, revival of powers and 
extension of time for completion of authorised tramways, 
provision and running of motor-omnibuses within and 
without the borough, extension of area for supply of elec- 
tricity, and further powers with regard to the electricity 
undertaking. | 

Wigan Corporation.—Construction of tramways, increase of 
tramway fares and charges, 5 as to trolley vehicles, 
powers to run motor-omnibuses within and without the 
borough. further electricity powers, including the pro- 
vision of showrooms, &c. 


(c) Railways. 


Thames Deep-water Wharf and Railways. New company: 
powers to construct wharf, railway and electric generating 
stations. working of railway by steam or electricity, and 
to supply electrical energy, arrangements with the Midland 
and G.E.R., powers to run omnibuses, motor coaches, &c. 

London and North-Western Railway Co.—Extending the 
periods limited by the Wolverhampton and Cannock Light 
Railway Order, authorising the abandonment of certain of 
such railways. and giving powers for the construction of 
deviation railwavs in substitution therefor and a branch 
railway in addition thereto. 


E. P. E. A. Dinner. — The South Coast Section of the 


Electrical Power Engineers’ Association held their second 
annual meeting and dinner at Brighton, on November 27th, 
and in view of the situation created by the demand of those 
employed in the technical branch of the undertaking, the 
occasion was of special significance. At the dinner, which 
was attended by about 50, including the wives of members 
of the Association, the chair was occupied by Mr. J. H. 
Parker (Croydon), president of the Association, who was sup- 
ported by Mr. J. Thomas (assistant general secretary), Mr. J. 
Christie (electrical engineer and manager of the Brighton elec- 
tricity works), and Mr. C. B. Smith (chief engineer, Hove 
electricity works). The president presented Mr. Gibbons with 
a cheque in recognition of the valuable service he has ren- 
dered as hon. secretary of the South Coast Section. Mr. 
Whiting, received a case of pipes for his services as hon. 
treasurer. The dinner was followed by a concert.—Sussex 
Daily News. 
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MESSRS. POPE’S LAMP WORKS. 


By the invitation of the directors of Messrs. Pope's Electric 
Lamp Co., Ltd.. a very pleasant and instructive morning 
was spent on Monday last at the Elasta electric lamp 
works, Willesden. Accuracy and uniformity are vital quali- 
ties in the production of electric lamps, and a visit to the 
above works, which were inaugurated in 1904 by Mr. F. В. 
Pope, one of the pioneers in the electric lamp industry, 
suffices to provide irrefutable evidence of the care taken to 
ensure perfection in the manufacture of British lamps. 

. To the uninitiated, the large amount of work that is put 
into, and the number of processes that go to the making of, 
an electric lamp come as a revelation. Much of the work is 
necessarily of a very delicate character, and requires to be 
carried out with skill and precision. It is an industry in 
which the employment of girls and women appears to be 
eminently suitable, and the results obtained by the firm 
testify to the efficient manner in which they carry out their 
work. The total staff employed numbers over 700, of which 


Fic. 1.—VacuumM LAMP EXHAUSTING DEPARTMENT. 


figure some. 680 employés are girls. Many of the girls in 
tueir dally tasks of testang lamps and other similar operations 
are exposed tor iong periods day atter day to the brignt 
glare of unshaded lamps which, for certain purposes, are 
sometimes run. at а pressure much in excess of their normal 
voltage. Nevertheless it 1s a remarkable fact that none com 
plain of any Ш ettects to their eyes. Чћеу are, of course, ali 
provided with protective glasses, but it is next to impossible 
to induce the girls to wear them, and some of the employés 
have been working for eight or nine years without any ill 
effects resulting therefrom. 

„ Blasta” drawn-wire lamps, both of the vacuum and 
gasfilied types, are made at the factory, in addition to Pope 
carbon-filament lamps, and some of the processes are common 
to all. Taking the vacuum lamp as representative, and noting 
differences of treatment as they occur, it may be explained 
that the molybdenum oxide, which in due course provides 
the supports for the filament, is first reduced to a grey powder 
by the application of a very high temperature in electric 
furnaces. A certain quantity is then placed in steel moulds, 
and under hydraulic pressure is transformed into square rods, 
which then go through the process of sintering, in а special 
department, ın order to render them homogeneous and capable 
of being hammered and drawn. In the hammering machines 
the rods are reduced gradually, and can be gauged to any 
degree of fineness required. ‘lhe drawn wire tungsten fila- 
ments are manufactured also in а similar way. 

Тһе first stage in the manufacture of the lamp proper 
begins with the simple glass tubing, which is cut by minia- 
ture circular saws into short lengths as a preliminary to 
forming the flanges; each piece is then heated and flanged 
ру а single motion in a rotating machine, and becomes a 
part of the foot of the lamp. The copper and platinum 
leading-in wires are next prepared and fixed in the glass foot. 
With the wires affixed, it then passes to a room devoted to 
the examination and testing of this component part for 
continuity. ‘‘ Foot-building ” is the next process, and con- 
sists in making the studs, and inserting the top and bottom 
supports, ready for the mounting of the tungsten wire fila- 
ment. Special machines, known as ''formers," give the 
filament its correct shape for mounting on the supports, 
and to this delicate process of attaching the filament а spacious 
department is allotted. 

The bulbs, which are obtained from the glass works of the 
company at Newcastle-on-Tyne, are washed and dried by 
special and speedy methods, and sent to the stemmers,” who 
skilfully affix to each bulb a hollow stem of glass by which 
at a later stage the air is exhausted. Trays of filaments 
(mounted as described) and bulbs, each containing a definite 
number, are then passed to the operatives known as lamp 


makers. 


Here the mushroom neck of each bulb left by 
the glass blowers is cracked off, and the filament with its 
support is sealed in, the process being done with rapidity and 
precision on automatic machines, needing only supervision 
and feeding, with the finishing touches, by the practised girl 
workers who attend them. 

The lamp, having been made as far as its essentials are 
concerned, now goes to the examination department, where 
it is scrutinised and tested for possible defects, and its general 
appearance also receives criticism. The next operation is 
the important one of exhaustion, fig. 1. The actual vacuum 
is produced in two stages; first, by rough pumping and, 
secondly, by mercury pumps which remove the rarefied air 
that still remains in the bulb. A special preparation is ap- 
plied during the process of exhaustion to assist in setting 
free any foreign matter which may be in the lamp and which, 
if permitted to remain, would impair the perfection of the 
vacuum. А test for vacuum is imperative at this point, and 
is applied by means of an induction coil, the current from 
which when sent through the lamp produces easily recog- 
nisable signs if any trace of air is still left. A flashing test 
provides still further against imperfections, and then comes 
the delicate operation of sealing off, by which the stem is 
removed from the bulb, and its pláce of juncture is betrayed 
by the familiar pip.“ | 

Here it may be mentioned that the rough pumping 
and air-compressing plant required for various purposes in 
conjunction with the lamp-making machinery is electrically 
driven, and installed on the ground floor, being self-contained, 
and needing little attention. The mercury pumps are situated 
on the same floor as the actual exhausting apparatus. 

From the exhausting department the lamps are dispatched 
for a preliminary test as complete lam previous tests 
having been incidental to the various individual processes. 
Having passed this preliminary trial, the real test by which 
each lamp is graded takes place in the photometer department 
where it is compared with an ascertained standard lamp, 
photometrically measured, and checked; here the lamps fall 
into their proper category of voltage and wattage. The skill 
and sensitiveness of the operators in this department have 
much to do with the obtaining of accurate results, and the 
quality of the lamps depends on the girls being trained to the 
nicest degree of discrimination. 

The finishing department is concerned with extraneous 
matters—the capping of the lamp is the first operation in this 
concluding process, and for this non-hygroscopic cement is 
used. The leads are then soldered, or sweated in; cleaning 


Fic. 2.—GASFILLED LAMP-MAKING DEPARTMENT. 


and examination for possible breakages or other suddenly 
developed defects follow, and the last stage in actual manu- 
facture is the test for equality on the inspection screen, where 
hundreds of lamps are running under their correct voltage, 
and being carefully scrutinised for uniformity. 

A few moments under the fingers of a skilled girl worker 
suffices to etch the name of the firm and the usual details 
on the bulb, and the lamp is then ready for dispatch to the 
packing department, where it receives its protective coverings 
and awaits its journey to the customer. 

The various processes in the manufacture of the '' Elasta " 
gasfilled lamp, though following the same general lines, differ 
in some respects from those obtaining in the vacuum type, 
and one of the chief differences lies in the preparation of the 
filament, fig. 2. The tungsten wire, after being.drawn, 18 
removed from its spools and spiralised on a special machine 
of the company's own design; its spiral form, after leaving 
this machine, is barely perceptible to the unaided eye. The 
construction of the lamp then follows the same routine as 
that of the vacuum type, with the exception of a slight varia- 
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tion in the method of mounting the filament, until it reaches 
the exhausting department, where after being treated in a 
similar manner by the rough pump and mercury pump, 
and tested for perfection of vacuum, argon gas is introduced. 
The lamp, now actually gasfilled' is sealed off in the 
ordinary way before leaving the pump, the remaining opera- 
tions being а repetition of those already described in dealing 
with the vacuum type. 

In the manufacture of the carbon-filament lamp the method 
of mounting the filaments is slightly different. The bulbs 
ure treated in the same way as before, but a large section is 
laid out for the purpose of flashing the carbon filament. In 
the exhaustion of the carbon-filament lamp the process is 
varied slightly, and further vacuum tests are carried out before 
the final stage 18 reached. The lamps are photometered and 
graded according to power and performance as previously 
described. 

The principal types of lamp in the output of the Pope works, 
in addition to the standard Elasta ’’ drawn-wire vacuum and 
gasfilled types may be summarised as traction, ship, railway, 
candle, &c., as well as the carbon-filament lamp. It may not 
be without interest to mention that the firm has its own 
mess rooms for the workers, and that a social club in con- 
nection with the works is & great success. In the repair 
shop attached to the factory every facility 1s provided for the 
quick repair of machinery, and the engineering staff is fully 
competent to construct many of the ingenious machines in use. 


NOTTINGHAM'S EXTENDED SCHEME. 


A PROPOSED EXPENDITURE ОР £1,193,000. 


CONSIDERABLE extensions of the first section of the scheme for 
the new electricity generating works of the Nottingham Cor- 
poration are contemplated. The matter was originally dealt 
with at an inquiry held by the Electricity Commissioners in 
July, when the Derby and Notts. Electric Power Co. sub- 
mitted an alternative project, which was objected to upon the 
score of its interference with municipal rights; decision was 
given in favour of the City authorities, who had proposed as a 
first instalment of the new works to erect a power station for 
which land has been acquired near Clifton Colliery—one of the 
largest mining undertakings immediately contiguous to the 
‘City boundary—and to expend upon the necessary works 
£563,000, for which the Commissioners granted sanction, 
according to plans prepared by Mr. J. H. Rider, who is acting 
as electrical engineering expert to the Corporation. An integral 
feature of the undertaking, in relation to which important 
questions as to district supplies have also arisen, is the contem- 
plated closing of the existing generating stations of the Cor- 
poration in Talbot Street and St. Ann's Well Road, in central 
- areas of the City, the former representing the locale of the 
City's first electrical engineering venture, with its archaic 
plant which has formed the subject of continuous criticism. 
But Mr. Rider has now prepared a report, which came up for 
consideration at а meeting of the Corporation on Monday, 
pointing out that only the Talbot Street station can be closed 
down if two 10,000 Kw. sets only are erected as constituting 
the first portion of the scheme, and that the full advantage of 
the new power station cannot be realised until the old steam 
plant at St. Ann's Well Road is shut down also. The com- 
inittee, therefore, proposes to include in the first section of the 
works the provision of a 20,000-KW. turbo-alternator, as well 
us the two 10,000-& w. machines already decided upon, pointing 
out that in all probability long before the first instalment of 
the new plant is ready for Work it will be necessary. to order 
the 20,000-KW. machine, and that it will therefore be much 
inore economical to include it in the first portion of the work 
than to add it after the operations are m progress. The addi- 
tion of the 30,000-K w. set will finish the first complete section 
of the new station, and it will obviate the necessity of having 
building and erection work going on in an engine room and 
boiler house under steam and at work. The additional amount 
now required for the turbo-alternator—supplementary to the 
£568,600 already sanctioned by the Electricity Commissioners— 
will be, including auxiliary plant, £324,400, as recommended 
by Mr. Rider, making a total estimated expenditure for the 
first section complete, of £1,193.000. The committee points 
out in its report that the result wil] be to give 40,000 KW. in- 
stalled capacity at a cost of £28.875 per KW., as against 30,000 
KW. installed capacity at а cost of about £37.50 per Kw. Al- 
though it has not been able to obtain any statement of the 
requirements of the Derby and Notts. Power Co., a 
matter which engaged the attention of the Electricity Com- 
missioners at the recent inquiry, the committee calls attention 
to the fact that something will have to be done, either bv the 
Corporation or by the Jomt authority, for the East Midland 
district ut an early date to meet the demands of the district 
ontside Nottingham. In these circumstances the committee is 
strongly of opinion that the advice of Mr. Rider should be 
followed, and has recommended the Council to authorise it to 
include the new plant in the scheme for the erection of the 
new station and to accept tenders for the same and proceed 
with the work in due course. This additional work will enable 
the committee either to give some outside supply (keeping St. 
Ann's Well Road station at work if necessary) or to utilise the 
whole of the plant for the needs of Nottingham. 
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It has been ascertained by the committee that, if the term 
for the repayment of the proposed loan is fixed at 20 years, the 
approximate annual charge for sinking funds and interest will 
be £32,039. The committee needs also more money for the 
extension of mains in different parts of the City, having ex- 
pended the whole of the capital sum of £20,000 sanctioned by 
the Council last year for underground work. With the £20,000 
already expended, the committee has been enabled to lay 
extra-high-pressure mains to several large manufacturing 
works in the City of sufficient size to work in with the addi- 
tional supply from the new power station, and mains have also 
heen provided for the first section of the Corporation’s housing 
scheme. A sum of £30,000 is now required for a general ex- 
tension of mains and for transformers and switchgear in con- 
nection with the high-pressure mains already laid. The com- 
mittee proposes, therefore, to make application to the Commis- 
sioners for sanction for the further borrowing of £30,000. 


LONDON ELECTRICITY SUPPLY. 
THE report of the Special Committee on London Electricity 


Supply, appointed by the London County Council, was pub- 


lished last week, as noted in our last issue, and discussed in 
a leading article. After summarising the provisions of the 
Electricity (Supply) Act, 1919, the report states that Mr. J. H. 
Rider, on behalf of the Council, is engaged with representa- 
tives of the supply authorities of Greater London in the pre- 
paration of proposals covering the technical side of the ques- 
tion. With regard to the administrative and financial arrange- 
ments involved in the constitution of a Joint Electricity 
Authority, the Committee considers it essential that the clauses 
in the supplementary Bill dealing with finance, shall become 
law before the time arrives for the submission of any schemes 
to the Electricity Commissioners, but in view of the urgency 
of the matter, has proceeded with the preparation of a scheme. 

The provisional district outlined by the Commissioners has 
a total area of 1,660 sq. miles, a population of over 7,900,000, 
and a total assessable value of £65,063,477. The Committee 
anticipates very great ditliculty in producing an agreed scheme 
for so vast an area, having regard to the varied interests 
concerned and the complex requirements of supply. In the 
report the general heads of the scheme recommended by the 
Committee are outlined; while it is hoped that a joint scheme 
will be arrived at, in the alternative the Council will itself 
submit a complete scheme to the Commissioners. 

The general lines of the Council's scheme are practically 
identical with. the. provisions of the 1919 Act, and, therefore, 
need not be detailed here. It is held that the immediate 
acquisition of the whole of the generation and transmission 
side of electricity supply in the area would handicap the 
authority, involving a very large capital outlay, and militating 
against efficiency. On the other hand, difficulties would arise 
from postponing the purchase of companies’ undertakings 
until the dates specified under the Electric Lighting Act of 
1888. The Committee therefore proposes that the Authority 
shall gradually replace plant in suitable existing stations as 
it becomes worn out or obsolete, put down new plant in 
existing or new stations, and provide any necessary new 
transmission mains. The Authority will thus gradually be- 
come the owner of the working plant in the generating sta- 
tions, and when this process 18 practically complete, the 
entire generation side of the industry should be acquired. 
For the buildings and sites and mains, the terms of purchase 
proposed are the original cost, less appropriate depreciation. 
This complete transfer of ownership should be effected simul- 
taneously throughout the whole area. Any old plant still in 
working order should be purchased on the same terms as 
the other assets. To facilitate a settlement on, these. lines, 
It is suggested that an extension of time as regards the dis- 
tribution side of the enterprise may be granted to existing 
company undertakers. oS oye 
In order to avoid raising more funds than are absolutely 
necessary, it is proposed that the Joint Authority shall, as far 
as possible, discharge its capital liabilities arising out of 
the purchase of undertakings by payment in electricity stock, 
reserving the bulk of the new money for the provision of new 
stations, extension of existing stations, and the replacement 
of obsolete plant. EP EE n 

The report recommends that the Council approve the basis 
of a scheme for submission to the Electricity Commissioners, 
providing for the development and extension of existing sta- 
tions, where this can be done economically; the elimination as 
far as possible of uneconomical stations and plant; the sup- 
plementing of the supply by the erection of a large station 
or stations equipped with the most modern and economical 
plant available. The Joint Electricity Authority is to consist 
of not more than 30 representatives of the various interests 
concerned, and to control the existing undertakings so as to 
give effect to the scheme. The charges made һу the Authority 
are to be such as to render the undertaking self-supporting, 
and to ensure that any saving effected by bulk supply de- 
rived from the Authority shall be passed on to the consumer. 
During the transition. period the supply undertakers will pay 
rent for plant installed at the cost of the Authority. 

The report was considered by the Finance Committee (No 
2), which points out that during the period before the new 
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works are fully utilised the revenue may be insufficient to 
meet the loan charges in full, and that a guarantee by the 
Council of the stock of the London Joint Authority л 
therefore involve pene by the Council during the earlier 
years of the Authority's operations; but it would be open 
to the Council to attach such conditions to any guarantee as 
might appear reasonable: to epis its financial position. 
It is not absolutely certain that the undertaking will be self- 
supporting, and therefore there is an element of risk in the 
advance or guarantee of loans; but the risk would be small, 
and in any event the Council will be free when the time 
arrives to decide whether or not to come in as regards the 
rendering of financial assistance to the Authority. 
The report was adopted by the Council. ` 
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| CORRESPONDENCE. 

Lstters rev, by us after 5 Р.м. ON TORSDAY cannot r until 
t^e fo week, should forward their communi- 
cations at the earliest possible moment. No letter can be published 
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А Cardoni Phenomenon. 


As one of the regular readers of your paper, I am wondering 
if any of them can explain the following (to my mind) unusual 
occurrence which has recently been brought under my notice. 

In a room containing one magneto and two battery-ringing 
telephone instruments (the latter side by side, and the former 
some 15 ft. distance away from them) there are gas burners 
fitted with incandescent наз mantles. It has been noticed 
that when any of these telephone bells ring, during the time 
they are actually ringing, the pressure of gas is very much 
stronger than when the bells are silent. The pressure of 
gas, however, remains constant when the station in question 
rings another station on either of the instruments previously 
described. In fuirness, it ought to be stated that one of the 
two battery-ringing telephone instruments is fitted with a 
special key which, when operated, connects the lines to 
earth. This earth is, I believe, provided by & wire attached 
to one of the gas pipes in question. 

I have never come across a similar case before, and shall, 
therefore, be glad of any information which can be furnished 


u the subject. 
uis J. Knowles Hassall. 
Ashby- de-la-Zouch. | 
December 4th, 190. 


The Position of the E.S.C.A. 


Your correspondent ‘‘ Sussex does well to draw attention 
to the position of the clerical staff of the industry, and as one 
of the long-suffering scribes I can endorse his remarks from 
bitter experience. 

In days not very lolig distant some were enjoying“ 
bonuses of varying degr ees— generally infinitesimal—and whilst 
by sheer weight of force the employers had to meet the 
increased cost of living as it affected the outside staff, yet 
the worker of respectable appearance was deemed able to 
exist on thin air and a very nominal addition to his salary. 
Even: to-day men are paid 558. a week in some afeas as а 

„living wage. It is assumed that it is impossible for their 
em loyers adequately to describe a dying subsistence. 

o return to our position of to-day, the National Joint 
Board and the various subsidiary committees dealing with the 
whole question of wages were set up, and we, as a body of 
workers, were invited to elect representatives to the different 

ies. ' This accomplished, recommendations of the Joint 
Board were issued in May of this year. Whilst the recom- 
mendations were less in amount (considerably) than we de- 
sired, we were content to honour the recommendations во far 
as the employés' side of the contract was concerned. It is 
only necessary to add that we, having submitted our case 
to à Joint Board, waited with unfailing patience, and giving 
the. best of qur services (as though we were being adequately 
remunerated. and never knew the meaning of the word 
want“), whilst the negotiations were in progress, at the 
end of another six months we are still waiting for the Joint 
Board to insist that its recommendations be carried out from 
the employers’ side of the contract. 

‘Can апу of your readers imagine the howl of execration 
which would have rent the heavens had the employés thrown 
over these retommendations, and caused the maximum 
amount of inconvenience in flouting the Joint Board by 
amalgamating with other branches of the industry to enforce 
demands much more unreasonable than those which employers 
in some parts of the country still refuse to pay? 

‘Happily some of our colleagues have had the benefit of the 
award being paid immediately after the Joint Board's recom- 
mendations were known. Others, unfortunately, find at the 
moment their employers hang great stress on the month in 
which these recommendations were made, i.e., May.“ The 
time, however. is ea! approaching when this will read 
“shall” or * have. 


Optimist.. 
December 4th, 1990. n 
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I read the letter of Sussex in your issue of the 96th 
ult. with interest and surprise; the latter because I see по 
reason why the E.P.E.A. and the B.S.C.A. should not join 
forces, and it appears inconceivable that anyone in the elec- 
trical undertakings should have any misgivings on that score. 
Without the individual work of the members of thé E. S. C. A. 
the E.P.E.A: would cease to exist to some extent, inasmuch 
as if consumers of electric light. or power were not 
“obtained ” and “ retained " by the commercial side of each 
undertaking, no’ technical officers" would be required” to 
generate the juice.) 

As it is the hope of sara that sweetens labour, I do hops | 
the two associations will combine and go forward to uplift lr 
members, who have hitherto borne tbe heat ahd burden of 
the day, insufficiently paid, and looked upon àà necessary evils. 


p Outdoor Representative.: " 
December 6th, 1920. kW. мии ahs 7 
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Your correspondent ''Sussex " very lightly touches the 
point when he speaks of the dissatisfaction of the clerical 
and commercial staffs of our industry. When the award of 
May 12th, 1920, was agreed to by the National Joint Board 
(composed. of employers and employés) it was naturally 
thought that it would be honoured. Instead of this the em- 
ployers of the London companies repudiated their represen- 
tatives and.refused to recognise the Board or its findings. 
This was no act of Englishmen. Nationally we are supposed 
to possess sporting proclivities. The award ів not now a 
claim; it has passed beyond that stage.. 1$ is an agreement 
which the employers have failed to carry out. . 

The staffs in the provinces are in ‘a very similar position to 
those in London. We are not only dissatisfied, but extremely 
disgusted and embittered, and I hope no stone will Бе left 
unturned to force the employers to act: the part of honour- 
able Englishmen. ` - 

It is quite time that our 8 brought: pressure to 
bear upon Parliament to give to the Joint Boards the coh- 
pulsory powers of a Court. 

If emplovers are allowed to flout their agramen in this 
ш manner, then the support of Ministries becomes a 
arce 
I echo the suggestions of “ Sussex that сошЫйва action 
should be taken bv the E. P. B. A. and the E. S. O. A., as con- 
stituents of the Joint Board, for the interests ‘of both afe 
identical. 

Wa-are fighting to uphold principles of "s and 13-666 
which have been universally approved, and which have found 
so far their best expression through “ Whitleyism /* and there 
should be no question of compromise. 


London. M ALTERUM S ES 3 
November 30th, 190. TN e Pe 
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Your correspondent '*' Bussex '* is to be congratulated u upon 
his lucid: statement of the position of the E.S.C.A. in. this 
matter, and I write to support his suggestion that concerted 
or joint action be taken with the E. P. E. A. Sussex may 
well say that he is mystified as to why this action has. not 
been taken—in face of the constitution of the National Joint 
Board, it would appear to be the only course possible., | 

Apart altogether from the question of honouring agreements, 
the demands made by the two associations cannot be con- 
sidered anything but moderate measured by the standard of 
any other industry in the’ kingdom: and I feel sure that all 
members of the E. S. C. A. are with me when I say that it is 
our dutv to stand in with the E.P.E.A. at this crisis, and to 
fight with thém for the existence of the National Joint -Board 
and the fnifilment of its agreements. - 

The amazing part of the whole’ buinen is the. attitude of 
the employers to the National Joint Board. as compared. with 
their attitude to the National Joint Council. The agreements 
made with the latter are prómptly and faithfully -honoured, 
although they are for the most part well. in advance of any- 
thing asked for bv the former. Now. bw what: process df 
reasoning does an employer feel called ‘upon ‘to: honour an 
agreement made with the mem who joint up his- mains and 
control his switchboords. and vet break those made with the 
men who distribute his load and prepare his balance sheets? 

The members of the E.P.E.A. and E.S.C.A. are moderate 
men, but thev should leave rio stone tnturned: to obtain ‘the 
elemental justice they : are кешп. at the present moment: 


| Essex. 
Реан tst, 1990: | 
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Tn ТТР. mv lelter of the 29th ult. an error was made. 
The words “as the current in the nentral is 3 мн m 
outers " should read 2 x current in outers.” | 


а E. W. Dorey. 
Hemel Hempstead. . os 
December 4th, 1920. "I | 
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I wish to thank Mr. E. W. Dorey for his criticism in last 
week's ELECTRICAL REVIEW of my article of the previous week. 

However, he accuses me of having made a slip when con- 
sidering two-phase power measurement with regard to a two- 
pbase, three-wire system. 

Mr. Dorey tells us that the current in the neutral wire 
of a two-phase, three-wire system is 2 X current in outers,” 
whereas the current in the common wire is actually— when 
the load is balanced—1.414 times the current in the outers. 
Mr. Dorey might have meant / 2, ог the printer might have 
made the slip. I will therefore give Mr. Dorey the benefit of 
the doubt. | 

Still, may I point out to Mr. Dorey that the current in the 
neutral wire is not the current of one phase, but is the 
vectorial sum of the current in both phases, so that the cur- 
rent of each phase is the current in the outer wire of that 
phase. This makes my statement quite correct as it is written 
in the Review. Also, does Mr. Dorey think that I think that 
the difference between 1.414 times the current and 1 time 
the current will give an approximate indication? My method 
of finding the power factor of the two-phase supply—three- 
wire or four-wire—is not approximate as Mr. Dorey thinks, 
but is accurate to three or four per cent., which is accurate 
enough for practically all power-factor measurement. Al- 
though I used the word wattmeter throughout my article, 
there is no reason why an integrating kilowatt-hour meter 
should not be used, for as a matter of fact this is the type of 
instrument I nearly always use, as there are usually more of 
these instruments available than indicating wattmeters, the 
meter disk being timed for about a minute. Mr. Dorey goes 
on to tell us the method of finding power factor which he 
uses, although I fail to see how—if the load is varying to any 
considerable extent—he obtains the average current." Не 
may obtain the average power over the period considered (15 
minutes), but it is impossible to obtain—with an ordinary 
ammeter—the average current with the same degree of 
accuracy. His method is very approximate, and will be even 
more so when dealing with polyphase unbalanced loads. | 

Also may I point out that Mr. Dorey obtains Kw. by multü- 
plying 10 units by 4. He should really obtain 40 units, or 
40 kw.hours. Of course if a suitable voltage. from another 
source. than that from which the current of the circuit is 
taken is not available, my method of finding the power factor 
of the system is of no use, and we come back to the ordinary 
voltmeter, ammeter, and wattmeter method, which is more 
or less the one used by Mr. Dorey. only he uses an integrating 
Kw.-hour meter instead of the indicating wattmeter. | 

D. Sclar. 


Cowdenbeath. 
December 6th, 1920. 
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The I.E.E. Subscriptions. | 


Having had the opportunity of attending the extraordinary 
meeting of the I. E. E. on Thursday evening last, I should 
like, as a provincial member of twelve years’ standing, to be 
allowed to make ohe or two comments in support of the 
principles of fair play at such meetings. 

It was, of course, quite obvious that the Council had care- 
fully prepared an excellent case for the defence, so that any 
opposition encountered would have had to be extremely well 
organised in order to attain success. | 

The president having announced at the conclusion of his 
speech for the defence that he hoped no comparisons would 
be made between the I.E.E. and the other two sister Institu- 
tions, it was certainly unfortunate that towards the close 
of the meeting the hon. treasurer should have had a lantern 
slide thrown on the screen, making financial and numerical 
comparisons between the I.E.E. and the I.Mech.E. in order 
to show the former Institution to advantage! 

As a provincial member who has been connected at various 
times with the three most important territorial centres, I 
must confess that I was more than ever convinced of the 
lack of professional status that still exists in the Institution 
ав а corporate body, despite the Council's contention ever 
since 1919, that the I.E.E. possesses an undoubtedly high 
status in the engineering profession. 

It was most regrettable to hear one member howl out: 
„Go back to West Ham " whilst Mr. Purse was pressing 


his case against the Council's resolution. and another mem 


ber's. Hear, hear.“ at a later stage of the proceedings, was 
so obtrusive that the president (as a gentleman) was com- 
pelled to stop his speech to query the offending member's 
exclamation ! 

Whilst holding no briefs for Mr. Purse or his supporters, 
I feel that their criticisms were entitled to at least gentle- 
manly consideration from the meeting, which was being ably 
presided over by Mr. Atkinson, without the impromptu assist- 
ance of the body of members. 

Finally, it seems evident that there is still an appreciable 
amount of dissatisfaction existent amongst the membership. 
and although these frank criticisms of the administration of 
the Institution are really a healthv sign for its future welfare, 
it is to be sincerely hoped that the present Council will give 
serious consideration to a great many of the points raised at 
last Thursday's meeting. 

И A. M. I. Mech. E. 


London. 
December 4th, 1920. 


Doubtless the special meeting held on Thursday evening 
with regard to the proposed increase in subscriptions will re- 
ceive your usual attention, but I would like to emphasise two . 
points which definitely emerge from the discussion :— 
.l. That the Council held out very little hope of any cut- | 
ting-down of the present rate of expenditure. 

2. That the Council do not propose to entertain the sug- 
gestion of distributing any increase in cost equally or pro- 
portionately amongst all members, or to maintain the present 
differentiation in subscriptions or to increase the entrance 
fees, or to ask the life members to pay their share of the 
increased costs. 

As it was shown that the journal alone will cost approxi- 
mately £1 per member for the coming vear, and the Student's 
subscription is to be kept at £1 1s. per annum, the inequality 
of the proposals is obvious. 

Аз I still hold that an injustice will be done if the original 
proposals are carried, I must vote against them at the con- 
lirinatory meeting to be held on the 17th, and am willing to 
again receive any proxies from members holding similar 
views, but I must point out that a far greater number must 
be returned if any protest is to be effective. 


Fredk. W. Purse, 
Engineer and Manager. 
West Ham Electricity Supply. 
December 4th, 1920. 


I should like to make the following comments on the pro- 
ceedings at the special meeting of the Institution of Electrical 
Engineers on Thursday last. After the remarks of Mr. J. E. 
Kingsbury and the consent of Mr. W. R. Cooper to withdraw 
his amendment, it would have been a gracious act on the 
part of Mr. F. W. Purse had he respected the wish of the 
meeting, and allowed the resolution of the Council to be 
unanimously passed. 

Mr. Purse has worked hard in this matter, and great credit 
is due to him, because many engineers who are members 
of the Institution take little or no interest in its affairs, 
but he would have gone up immensely in the estimation of 
the meeting had he consented to withdraw his amendment, 
or, alternatively, asked permission to leave the meeting with 
his fellow '‘ conspirators." Those present were greatly an- 
noyed by his unnecessary obstinacy. 

The patriotic note struck by the President when he said: 
Is the great work of the Institution to go on? " should 
be made to ring true throughout the industry. There are 
small matters of difference arising out of the discussion at 
the meeting, but members generally may have confidence in 
the Council to satisfactorily adjust these to all concerned. 


W. E. Warrilow, 
Associate Member. 


London. | 
December 6th, 1920. 


Shop Displays. 


The letter signed Retailer and headed Shop Dis. 
plays” in your last issue refers to a matter which surely 
demands the serious attention of the manufacturers and dis- 
tributors, as the electrical contractor has been suffering too 
long under the handicaps complained of. 

A short while ago members of the E.C.A. were asked to 
consider signing an agreement to purchase goods from certain - 
firms in return for their guaranteeing to give a small pre- 
ferential discount to contractors signing the same, and the 
E.C.A. was good enough to publish our letter in the last issue 
of the Electrical Contractor; we venture to hope that the 
ELECTRICAL REVIEW will be good enough to similarly publish 
our letter, as under, in the hope that it may assist to the 
same ends as '' Retailer " has in mind, t.e., to obtain similar 
treatment for the contractor as is meted out to the retailer 
in other trades. 

COPY. 
The Electrical Contractors’ Association. 
Dear Sirs, 

In reply to yours of the 28th ult. with enclosure, we feel that if such an 
arrangement as the one suggested is necessary in order to ensure trade 
terms " to the genuine trade (i. e., those that buy to sell again) to the exclu- 
sion of all others, then it is quite time that contractors woke up and refused 
to purchase from manufacturers and wholesale firms found supplying “ users.” 
A certified black list of such firms, kept up to date, might be supplied by 
the E.C.A. to all members, who should undertake to cease business relation- 
ship with offenders. 

We may be in error, but we have never heard of any other trade having to 
bind itself to buy from a “few” manufacturers in order to obtain some 
measure of protection against direct selling to '' users." | 

Take the motor-car business—a later one than our own. Сап an electrical 
contractor buy motor-car accessories, or even a car lighting dynamo, from 
the manufacturers or wholesale house at trade terms? Not unless he proves 
that he runs a special department for motor-car work and sales, and in any 
case the user“ is not supplied at trade terms. Yet, in our own industry, 
the users are energetically canvassed! What a disgraceful condition of affairs ! 

We have nothing whatever to say against the individual firms vou men- 
tion in vour communication; on the contrary, we doubt if one of them would 
knowinglv or willingly pass bv the contractor, but even they cannot close their 
eyes to the position as it stands to-day. 

Under the circumstances, therefore, we are not in favour of the '' Agree- 
ment.” f 

May we ask you to publish this communication in the next issue of the 
ELECTRICAL CONTRACTOR, and to invite correspondence on this subject? 


Yours faithfully, 
J. & T. Ковмѕом. Crovdon. 


Croydon. J. & T. Robinson. 


December 6th, 19%. 


— . 
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In the current issue of the ELECTRICAL Review I was in- 
terested in Retailer’s’’ letter and the Editors’ foot-note. 
One wonders at the futility of complaining if precisely the 
same action was taken 19 years ago through your columns, 
when even now retailers are daily subject to the annoying 
practice stated. 

I certainly agree that bona fide retailers of electrical goods 
should have some protection. Опе would naturally look to 
the wholesalers, who are dependent on the retailer for the 
bulk of their business, to adopt а more businesslike principle 
which would naturally offer more encouragement to the 
retailer. 

I could quote numerous cases where electrical plant, fittings. 


lamps, &c., have been supplied direct from manufacturers und ` 


wholesalers to so-called trade users on the ваше terms 
as my own company, who are bona fide retailers. 1 know a 
man who was until recently connected with the pottery 
industry, who opened a shop for the sale of games, sports, &c., 
and as an extra has taken up the sale of various electrical 
goods, which have been supplied at trade terms. ‘The man 
made application to us for the supply of electric lamps at 
trade terms; needless to say he was not supplied by us, 
but it would be interesting to know who did supply him. 


Anotherofem. 
December 6th, 1920. 


I was very interested in the letter of Retailer in your 
current issue, wid ain somewhat at a loss to understand his 
real position. Ihe tone of his letter leads me to think he 
is a small wiring contractor who is scarcely strong enough 
to take his own part against untair competition, and yet 
has not joined the one body " which is capable of, to a 
great extent, guarding his legitimate interests, viz., the Elec- 
trical Contractors' Association. 

If '" Retailer is not a member of the E.C.A., then let 
him please take a little good advice and join without delay; 
but should it be that he is a member and not in touch with 
what is being done in the country in connection with some 
of the points raised, I shall be pleased to enlighten him, 
through his branch secretary. (My nume and address is in 
the editors' hands.) 

Retailer talks of a London meeting to prepare а way 
for an organisation which would spread to the provinces, but 
I would respectfully remind him that an organisation has 
already been formed in the provinces, and with this, as with 


many matters political, what the North says and does to- 


day London will say and do to-morrow.” 

The organisation to which I refer is а combination of whole- 
salers and contractors (that is strange, isn't it Retailer ?) 
to scrutinise all applications for trade terins, and, unless such 
applicants can prove to the utmost satisfaction of the com- 
mittee appointed that they are carrying on a genuine elec- 
trical contractor's business, haviug stocked premises, business 
stationery, &c., then no trade discount is given by the whole- 
salers. ln other words, a man or firm cannot get trade terms 
unless his name appears in the approved“ list. 

This cuts out the class of electrical contractors '" men- 
tioned by " Retailer,“ men who work for firms and public 
bodies in the daytime and try to carry on contracting. work 
in the evenings, and a host of other small but injurious fry, 
and will go a long way to eliminate dangerous and unfair 
competition for the contractor, give more confidence to the 
factor and wholesaler when letting his goods leave his stores, 
and create a better spirit between the two branches of the 
trade concerned, which is bound to result in more business 
for the local factor, prices and quality being equal, and make 
the business relationship between the two bodies run a 
smoother course. 

Regarding the sale of lamps to users by hawkers, who, 


apparently, do nothing else, this is one of the very worst 


features in the electrical trade to-day, and the one that will 
be the most dithicult to stop, but the time will come. 

We, the Electrical Contractors’ Association, are a very 
powerful organisation to-day, and daily increasing in strength, 
and much has been and is being done by working agreements 
with the other bodies in the electrical trade to * lift” the 
trade up and keep it up, and purge it of a lot of those methods 
which have in the past been detrimental to the best interests 
of the trade in general. 

Provinces. 

December 6th, 1920. 


A Suggestion for Instrument Makers. 


I have often wondered why makers of recording instru— 
ments, time switches, or any instruments employing clock- 
work for driving gear do not produce models fitted with a 
regulation dial and hands, so that the apparatus may be 
used as an ordinary clock in addition to the fulfilment of its 
ordinary function. For instance, a recording voltmeter com- 
bined with a clock would be verv useful in a generating or 
sub-station, while at important points time switches com- 
bined with clocks fitted on lamp-posts would be a considerable 
public convenience. 


Such an addition would not make a very serious increase in 
the cost of production—certainly much less than the com- 
nu cost of a clock plus one of the instruments mentioned 
above. 

Wm. J. U. Sowter, 

Electricity Works, Bray. Iingineer and Manager. 
November 30th, 1920. 


The Crisis in Electricity Supply. 


The letter from Electricity Undertaking °” in your 
Notes columns this week induces me to raise a point which 
has, I think, not yet been mentioned publicly. | 

Your correspondent says that the associations of municipal 
and company undertakings were never authorised to negotiate 
a schedule of salaries. According to the reports of the 
I. M. E. A. Conference at Ilkley in June last, a resolution was 
unanimously adopted that all constituent members should 
^s F to abide by the awards of the National Joint : 

oard. - 

Why did not the representatives of the objecting under- 
takings raise the question of lack of authority at this time? 
Surely the business meeting of the I.M.E.A. was the proper 
place to inform those gentlemen who gave a great deal of 
their time to arrive at a settlement that they had no authority 
to do any such thing. 

Àn answer to this question would interest many people. 
including the ratepayers at whose expense the engineers and 
committeemen went to Ilkley. | ' 


nery. 
December 4th, 1920. ы | d 


Whilst there is much to be said for the decision of the 
Council of the E.P.E.A. to withdraw members from under- 
takings that have paid the schedule salaries as well as from 
those that have not, there is also, as you point out in your 
current issue, something to be said on the other side, and I 
should like to suggest, if it is not too late, that the object 
of the Council in adopting this course, namely. ensuring the 
active influence of the paying undertakings on the non-paying 
ones, might be secured by the Council leaving these men at 
work provided each undertaking gave some genuine promise 
and assurance of its active support of the cause of the E.P.E.A. 

I am, of course, fully aware that the Council has had 
promises before, some of which have been dishonourably 
broken, but the people I now refer to are those who have 
already proved their honour. 

Pollux. 


Port Talbot. 
December 5th, 1920. 


As a junior engineer I should like to reply to the last 
sentence of Electricity Undertaking's letter regarding the 
training and qualifications of some juniors. 

Evidently “ Electricity Undertaking " is one of those per- 
sons who expect men to spend half their lives, and fabulous ' 
sums, in training for positions at salaries which self-respect- 
ing dustmen would not accept. 

In this district (where I write) I should be ashamed to let 
any labourer know just what my salary 1s, for I should be 
deemed every kind of an idiot for working the hours I do 
for such a paltry sum. | 

Even a junior can, quite reasonably, expect to live, and live 
decently, and, in my opinion, the nutritive qualities of fresh 
air are strictly limited. | 

Another point in your correspondent's letter relates to the 
„ self-constituted (so-called) National Joint Board.“ 

This N.J.B. is an entirely disinterested body, recognised by 
the Ministry of Labour, appointed for the sole purpose of 
revising the salaries of technical staffs and awarding a reason- 
able increase. due to the cost of living. The reasonableness 
of the award did not depend on the number of undertakings 
represented or the number of units sold; it was decided by 
disinterested parties on the purchasing power of the £. I ask 
vou, Mr. Editor, how can E.P.E.A.-ites treat with '' the other 
side " when we have such men to deal with who, after their 
representatives have accepted the findings of the N. J. B., 
calmly say, There is no question of dishonouring an agree- 
ment, as no agreement has been made ? 

I micht add that I stand to get nothing out of the sche- 
dule: there are others. It is so easy to throw stones from the 
mountain top to the detriment of the climbers. 


December 6th, 1990. 


Junior. 


Electric Vision. 


In the course of my recent presidential address to the 
Institution of Electrical Engineers, I referred to the question 
of electric vision, and indicated brieflv the methods by which 
I think suecess might be obtained at the present time. . 

Mv friend, Mr. Campbell-Swinton, has called my attention 
to an address delivered by him in 1911 to the Roentgen 
Saciety, dealing also with the subject of electric vision, and 
proposing methods of working substantially identical with 
that suggested in mv address. T am glad to find in а con- 
versation I recently had with Mr. Swinton that he agrees 
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with me that the development of wireless anais and 
the valve amplifier carries the proposal a long way towards 
practicability. 
I desire, however, to call attention as early as possible to 
Mr. Swinton's Work in this direction. 
L. B. Atkinson. 


London, 
December 6th, 1920. 


—— 


An Engineers’ Club for London. 


I have read with much pleasure the letter in your current 
issue from M. I. E. E., and am delighted to hear that it has 
your cordial support. It will certainly have mine in both а 
personal and an editorial sense, and I may add that as secre- 
tary of the Kelvin Masonic Lodge, which is so intimately asso- 
ciated with the engineering profession and industry, I have 
frequently been chaffed by provincial visitors on the lack of 
such a club in the Metropolis. It would, I am certain, meet 
with hearty good wishes and real support from а very large 
number of engineers, electrical, mechanical, consulting and 


commercial. 
Sidney Rentell, A.M.I.E.E. . 
Editor, Electricity. 


London. 
December 6th, 1990. 


[Other communications have been received on the same 
lines, and the prospects for the movement seem distinctly 
favourable. We await further postcard '' votes. —Eps. ELEC. 
Rv.] 


E A Drying Cupboard: 


Your correspondent ‘‘ Puzzled " appears to have made the 
usual error in home-made drying apparatus, t.e., the propor- 
tion of heated air to the area of the cupboard and also the 
temperature to which the air is heated. 

‘We enclose a leaflet describing a drying machine which is 
used for drying various classes of material; the fan, which 
is the only moving part, maintains a suction equal to from 
3 in. to 5 in. water gauge, but the outstanding feature of 
this machine is that each chamber is at a different tempera- 
ture. 

Your correspondent might surmise that such a current of 
air would disarrange his films, but we would mention that 
this machine successfully dries silk in the hank suspended 
on poles, and when this material contains 60 per cent. of 
moisture will dry P in v approximate y 40 minutes. 


НЕЗ Tomlinson. Haas, Ltd. 


Deoember 6th, 1920. 


“ Puzzled ” has а Brablem which he has tackled electrically, 
where really it should have been done in quite a different 
manner. 

‘The wholesale drying of films is not easy; in the first 
placé, the draught must not be sufficient to waft the films, 
as, if two happen to touch, they can never be separated with- 
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out с damage to either or both. Secondly, the йа of 
air just above the floor level is bad, as dust will be raised 
from the floor and deposited upon the wet films. The fire 
risk is also considerable, and the heating should be carried 
out away from the film cupboard. 

This problem was successfully solved by the writer- some 
years ago by the following means :— ; 
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The films are held by “ bull-dog clips on hooks fitted 
into the ceiling, and a second similar clip, heavily weighted, 
or attached to the floor by means of a light helical spring, 
holds the films taut and incapable of movement by the air 
currents. 

Air in large quantities at low velocity is drawn over a 
battery of steam-heated tubes in a sheet-iron casing and 
distributed through a taper duct under the floor, with 
numerous inlets controlled by dampers. A similar. duct on 
the roof of the cupboard allows of the reversing of the air, 
and a vertical outlet, from top to bottom, will carry away 
the moisture-laden air. 

This method of working will bring the hottest and driest 
air in contact with the bottom of the film first, which natur- 
ally remains moist by drainage. . 

After about 30 minutes of this treatment the. dampers should 
be reversed, allowing the air to enter at the top and leave 
at the bottom. By this means Puzzled may reasonably 
expect to complete the drying in about 45 minutes. 

The use. of calcium chloride screens would assist, but they 


are very '' messy," and кзоше only be resorted to as a last 
expedient. | 
Nottingham. E. G. PhiHips. Р 


December 6th, 1990. 


[Other letters, received too late, are held over to next weck. 
—Eps. Exec. Rev. 


BUSINESS NOTES. 


Christmas Holidays.—We shall be glad if our contri- 
butors and advertisers will take note that the issue of the ELEC- 
TRICAL REVIEW for Friday, December 24th, will be published on 
Thursday, December 23rd. Our Advertisement Department 
announces that new оору and alterations to existing displayed 
advertisements should be received not later than Thursday morning 
next, December 16th. Official notices and small prepaid advertise- 
ments can be received up to 5 p.m. on Tuesday, December 21st. 

For the issue of Friday, December 3lst, new advertising copy 
and alterations to existing displayed advertisements should 

reach this office by Wednesday morning, December 22nd. 


Bankruptcy Proceedings.—J. Harrison (Harrison and 
Son), electrical engineer, 93, Princes Street, London Road, 
Southend-on-Sea. —The public examination was held on December 
Ist at the Shire Hall, Chelmsford. The statement of affairs 
showed liabilities expeoted to rank for dividend amounting to 
£666, against assets nil. The debtor stated that he received two 
grants of £25 each from the Civil Liabilities Commission, and was 
fairly successful. Later, however, the business suffered owing to 
strikes in the building trade at Southend. and a rise in the cost of 
electrical appliances. He lost something like ££00 through paying 
wages to his workmen. when he might have discharged them on 
account of slackness of work during the strikes. A bill of sale had 
been given, and sinoe that time he had obtained goods to the value 
of £287, in the hope that the business would improve. The 
examination was adjourned. 

JAMES CRUICKSHANK THOMEON, electrician, late electrical engi- 
neer and oontractor, 34, Clerkson Street, late Station Street, 
Mansfield, Notts. —The publio examination of this debtor was held 
on December 2nd at the County Court House, St. Peters Gate, 
Nottingham. "The statement of affairs disclosed liabilities amount- 
ing to 41806, against assets of £116. Debtor attributed his position 
to want of capital, ill-health, and bad trade. He oommenoed 
Lusinees on his own account in December. 1918, with a capital of 
4200, with which he purchased stock. He found great difficulty 


in obtaining materials, and subsequently his health broke down 
He stated that he had kept a cash book for the first nine months 
bat did not continue it afterwards. The examinaiion was closed. 
J. W. LAYTON, electrician, Nobles Bank, Hendon, Sunderland.— 
Receiving order made December Ist on debtor's own petition. 
G. E. A. BONNER, electrical agent, 105, Fox Lane, Palmer's Green, 
N.— Discharge suspended for six months, from October 22nd, 1920. 


Company Liquidations.—T. Emery’s AUTOMATIC POWER 
GENERATING- Мотовв, Ltp.—Winding up voluntarily. Liquidator, 


Mr. C. Pillow, 392, Strand. W.C. Meeting of creditors, December 


16th. Particulars of claims to be sent to the liquidator by 
December 16th. 

RENSHAW GENERATOR Co. LTpD.—Winding up voluntarily. 
Liquidator, Mr. W. L. Waite, 24, Coleman Street, E. O. Meeting of 
oreditors, December 15th. Particulars of claims must. be sent to 
the liquidator by January 7th, 1921. 

WALTER Scott (Bock FERRY), LTD.—Meeting is called for 
January 8th, at 19, Castle Street, Liverpool, to hear an account of 
the winding up from the liquidator, Mr. F. Richardson. 

BriTisH ÉvER-READY Co., Ltp.—(Voluntary liquidation {ог 
reconstruction purposes) Meeting is called for January 6th, 1921, 
at Hercules Place, Holloway, N., to hear an account of the winding 
up from the liquidator, Mr. W. T. Walker. 

BUTLER & WILSON, LTD., dealers in electrical appliances, &, 
18-20, Hampstead Road, Euston Road, N.W.—A meeting of the 
creditors of the above was held on December 3rd, at Winchester 
Hout e, Old Broad Street, Е.О. The ohair was occupied by Мг; C. 
Sunderland, accountant, of 15, Eastcheap, E.C., who had been 
appointed to act as the liquidator in the voluntary liqnidation of 
the company. The statement of affairs showed liabilities of 
£21,819, while the net asseta were set down at £12,640, or a 
deficienoy of £9,179. In addition to the liabilities mentioned, 
there were olaims for Excess Profits Duty amounting to £939, 
which were not expected to rank. There were also olaims in 
respect of breaches of contract amounting to £28,000. The com- 
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pany was registered in May, 1914, with a nominal capital of £500. 
In January of the present year, the capital was increased to 
£25,000, of which &£16.730 had been issued. The company 
originally traded at Bradford, but with the expansion of the 
business, the chief offices were moved to London, and branches were 
established at Bradford, Glasgow, Manchester, Luton, and 
Cheltenham. The Glasgow and Luton branches were finally closed 
down, while the Cheltenham businees was sold just before the 
liquidation took place. The Bradford and Manchester establish- 
ments were being closed down at the date of the liquidation, and 
the stocks had since been removed to London. In 1916 the com- 
pany made a profit of £95, but daring the following two years 
there were small losses. In 1918 there was a profit of £1,200, and 
in the succeeding 12 months a profit of £1,525. Aocounts for the 
year to May, 1920, had not been prepared, but it was believed that 
since 1919 there had been a loes of about £6,0C0. The present position 
was thought to be due to unproductive expansion, and excessive 
overhead expenses. The company appeared to have over-reached 
iteelf, and entered into contracts which resulted in a heavy loss. 
The directors, who appeared in the statement of affairs as cash 
creditors for £3,500, had withdrawn their claims. Proposals had 
already been received for the sale of the assets. A resolution was 
passed confirming the voluntary liquidation of the company, and an 
io formal committee of the principal creditors was also appointed. 


Dissolutions of Partnership.—Sutciirre & WILLIAMS, ` 


electrical engineers and contractors, 6, Wood Street, Cedar Street, 
Liverpool.—Mr. О. Sutcliffe and Mr. N. Williams have dissolved 
partnership. 

MANCHESTER PRIVATE TELEPHONE AND ELECTRIC LIGHTING 
Co, 25, Cooper Street, Manchester.— Messrs. А. Bonnan and B. T. 
Chonohol have dissolved partnership. Mr. A. Bonnan will attend 
to debts and continue the business. 

Potts & FAWKES, civil and electrical engineers, 42, Baltic 
Chambers, Qaayside, Newoastle-on-Tyne.—Mr. N. Fawkes and Mr. 
8. J. Potts have dissolved partnership, Mr. N. Fawkes will attend 
to debts and continue the busine:s. 


Trade Asnouncements.—THE GENERAL ELNC TRIO Co, 
Ltp., in view of the forthcoming removal of its stockrooms to its 
new premises in Kingsway, has issued instructions for the con- 
signment of goods, which, if sent by rgil, must not be forwarded 
to the city warehouses after December 17th; after Christmas 
they must be addressed to Magnet House, Kingsway, W.C. For 
goods forwarded by road, other instructions are given. After 
January 3rd all goods usually delivered to the city warehouses must 
be sent to Magnet House, but all correspondence, invoices, &c., 
must be addressed to 67, Queen Victoria Street, as usual. Goods for 
the Union Street warehouses are nct affected by the inetractions. 

THE MIRRLEES WATSON Co., LTD., has transferred the London 
office to Mirrlees House, 7, Grosvenor Gardens, S. W. 1. Telegrams: 
Mirrlees, Sowest, London. "Telephone: Viotoria 9123. 

Тик IMPERIAL ELECTRICAL Works, 7-12, Imperial Mews, St. 
Martins Avenue, East Ham, state that their telephone number is 
East Ham 101. 

Mıssrs. S. G. LEACH & Co., inform us that they are the sole 
selling representatives for Great Britain for cables and wires manu- 
factured by the Holland Cable Co., Amsterdam, Holland. 

THE NATIONAL ENGINEERING SuPPLY Co., elestrical and 
mechanical engineers, 1, West Bute Street. Cardiff, have moved 
their Cardiff stores to 139, Bute Street. The offices will still be 
situated at 1, West Bute Street. 

Mr. J. Russ has opened premises at 30, Maiden Lane, Covent 
Garden, London, W.C. 2, to trade in electrical supplies of every 
description. Manufacturers are invited to forward catalogues and 
best cash terms for their specialities. 

Tae ENTERPRISE MANUFACTUBING Co., LTD., of Gun Street Elec- 
trical Works, Bishopsgate, owing to considerably increased business 
on the North-East Coast, has appointed Messrs. Т. H. Raines & Co, 
of 10, Neville Street, Newcastle-upon-Tyne, to look after its interests 
in that territory. 


Catalogues and Lists. — L. G. Hawkins & Oo, 
116, Charing Cross Road, W.C. 2.—Pamphlet No. 443, a folder 
illustrated in colour relating to Universal electric toasters and 
other domestic appliance:. 

Marconis WIRELESS TELEGRAPH CO, LTD, Marooni House, 
Strand, W.C. 2. — A series of leaflets dealing with wireless 
apparatus :—L 110/4, 4-Kw. wireless telephone and telegraph 
cabinet; L 13!/2 and L 132/2, "Type 55" amplifier, description 
and instructions; L 147/2, Marconi standard wavemetors; and 
L 155, " Typ» 89" double-note magnifier. All photographically 
illustrated. 

THE CONSOLIDATED PNEUMATIC TOOL Co, Lip, Egyptian 
House, Piccadilly, W.1.—A folder illustrating and describing a 
new and simp e hose coupling. 

HAMILTON'8, LTD., Coventry.—Two leaflets dealing with stands 
at exbib tiont, in which direction the firm are specialists. One 
bears an illustration of a stand erected by Hamilton's, with copies 
of testimontals from clients. 

PETTERS, LIMITED, 117-123, Great Portland Street, W. 1.—Two 
leaflets and two folders illustrating and describing ''Vickers- 
Petter ani Petter Junior oil engines and "Petter-Light " 
electric lighting sets. 

Тнк WARDLE ENGINEERING Co., LTD.. Elsinore Road, Old 
Trafford. Manobester.—Booklet No. 7, ‘Good Lighting.” An 
interesting little magazine containing a number of useful notes on 
lighting, &c. 

W. T. HEgNLtEYS TELEGRAPH Wonks Co., Ltp., Blomfield 
Street, Е С. 2.—Leaflet U.110, illustrating and describing the 
" Dickinson " patent cover for underground joint boxes. 


THE OVERSEAS ENGINEERING Co, LTD., 163.165, Great Port- 
land Street, W. 1. — List 15, illustrating and describing the 
„Overseas small electric lighting and power sets; aud List 31, 
an illustrated and priced leaflet of Oveiseas-National" pumps, 
with oopioui notes of great utility. | 


laqulrles.— Makers of Wallis-Jones, Corse & Roseburn, 
or any other good form of automatic earth leakage cut-outs for 
D.C. power circuits, are required. : 

Makers of an Н.О. pattern faseboard bearing the registered 
No. 598,9:0 on the fuse bridge and of Ambroin insulating 
material are also acked for. 


New Belgian Compaay.— La Société Franoo-Delge 
d'Electricité is the name of a new company which has lately been 
formed in Charleroi, with a capital of 1,650,000 fr., to carry on an 
electrical engineering business. | B 


The Training of Ex-Service Meu. — According to a 
Times report, Dr. Macnamara, iu a written reply to a Parliamentary 
question, stated thst he was aware that dissatisfaction existed 
among ex-Service men regarding the rate at which facilities for 
training were being mide available, but he did not think that 
there had been such delays in the cases of men whose apprentioe- 
ships had been interrupted by war service. Initial difficulties in 
the acquisition of suitable buildings had been largely surmounted. 
The number of ex-Service men, apart from men whose apprentice- 
ships had been interrupted, awaiting training was 28,000 on 
March Ist, and this number had been reduced to 17,000. Of 
these, nearly 5,000 new names had been added to the list during 
the last two months. The number of men training in January 
last was about 17,000 ; the present figure was over 25,000. Since 
August Ist, 1919, between 20,000 and 21,000 men had terminated 
their training. As regardel men whose apprenticeships were 
interrupted, of 44,827 agreements received, 42,868 had been 
acceptei, 1,809 having been refused ; 29,391 apprentices were still 
in training, and the agreements in the remaining 13,477 cases had 
terminated satisfactorily in most cases. = 


Lead Report.—Mkxssns. James Forster & Co., writin 
on December 4th, state :—Eariy in the week just ended, the tone 
of the market was very flat, prompt lead being sold down to 
£25 and forward £25 15s. On Thuraday it ire overed to £29 5s. for 
prompt and £29 158. for February and March. Germany is still 
sendiog small parce's of lead, as the exchange remains favourable 
for export, but France has ceased selling for the present, haviog 
now disposed of her surplus holding. Shipments from Australia 
are expected to arrive ia February next, should no fresh difficulties 
or labour troubles arise. There Һаз been a little export demand, 
with continued inquiries from Japan and China. The outlook for 
the moment is rather uncertain. The demand for other metals, 
however, has revived considerably, and lead will probably share in 
the general improvement, as the position of lead looks undoubtedly 
sound. Closing prices were as follows: —Prompt and December, 
£27 58.; Janua-y, £27 105.; February and March, from £27 158. 
to £28. 


Wages and Salaries.—The Industrial Court has ruled 
that eleotrical fitters, electricians, wiremen. plumber-joiuters and 
armature winders employed on railways in the London district, if 
engaged in installation work ordinarily carried out by electrical 
contractors, shall be paid at the rate of 18. 4d. per hour, plus 
33a. 6d. plus 121 per cent. for a week of 47 hours, or а total of 
28. 31d. per hour. Mates" of men so engaged are to be paid at 
corresponding rates. The award is applicable from October Ist. 

Newoastle City Council has agreed to the new Civil Service 
scale of war bonutes reoently granted to its staff being extended to 
the tramway department. This means bonuses of £40 to £60 par 
annum, according to staff grade. The general manager's remuner- 
ation will be increased from £1,600 to £1,750, while the same 
increase of £150 per annum will be paid to the assistant electrical 
engineer, the assistant mechanical engineer, the rolling stock 
superintendent, the chief clerk, the accountant, and the traffic 
superintendent. : 

The following аге the returns of the ballot vote taken in respect 
of the offer of the employers for advances of wages to employés in 
electricity undertakings in No. 10 Area (Greater London): — 


For. Against. 

E.T.U. ... ids vis ; 1,484 1,028 
N.U.G.W. ds iie Е 781 172 
Enginemen and firemen T 895 217 
U "uas "Y" m , 328 388 
Miscellaneous ... КРЕ et 132 5 
M. E. A E TN 928 10 11 
E. T. U. (late returns) us 135 136 
3,768 1.957 


Оа November 30th 3,500 tram way workers employed by the 
Mancheater City Counsil applied for an advance of £1 a week, 
reporting that they were not satisfied with the National Tramway 
Workers’ application for 16s. The Committee replied that they 
could not disassociate themselves from the National Industrial 
Council, and refused the increase.— Daily Telegraph. 


Trade Union Amalgamation. — At a meeting on 
December lst, the delegates of 19 Trade Unions affiliated to the 
Transport Workers’ Federation resolved to combine in one Union, 
representing half-a-million members. A ballot is being taken on 
this resolution. If.it is confirmed, ths new organisation will 
possess a national executive with power to declare а strike, like the 
other members of the Triple Alliance.“ 
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Ediswan Social and Dinner. — On the 1st inst. the staff 
of the Bristol depot of the EprswaN ELECTRIC Co., LTD., 
held the first of а series of socials in the company's showroom. 
Mr. Fifield, the district manager, presided, and an informal 
programme of music was given by the Misses Gratton and 
Lewton, and Messrs. Dingle, Hunt, and Griffiths. Dancing 
followed, and а very enjoyable evening was brought to а conclusion 
by the singing of “ Auld Lang Syne.” 

The company's fire brigade, which is one of the oldest private 
fire brigades in the country, held its annual dinner in the Staff Café 
at the Ponders End works on the 3rd inst. About 60 sat down, 
under the chairmanship of Dr. C. E. Hiatt, the chief guests of the 
evening being the members of the Ponders End Fire Brigade 
(Enfield U. D. O.), who brought their motor fire engine with them in 
order to be prepared for any emergenoy. The remainder of the 
evening was devoted to an excellent concert given by members of 
the Ediswan Girls’ Musical Association and the Ediswan Entertainers. 


A Commercial Travellers’ Union.—It may be recalled 
that at the annual Oonference of the United Kingdom Commercial 
Travellers’ Association, in August last, at Cambridge, a resolution 
for the reconstitution of that Association as a Trade Union was 
defeated. Asa result of that vote, a Commercial Travellers’ Trade 
Union Propaganda Committee was formed, and in view of the 
U. K. O. T. A. being incorporated under the Companies Acts, and 
forbidden by those Acts to take any action which, if an object of 
the Association, would make it a Trade Union, а ballot was taken 
of the members of the Committee referred to, as to whether steps 
should be taken to form a Commercial Travellers’ Union. The 
replies were almost wholly favourable, and steps have been taken 
_ to form the Union, under the title of the National Union of Com- 
. mercial Travellers. The Executive Council of the new Union 
are all members of the United Kingdom Commercial Travellers 
Association, and Mr. C. J. Kebbell, Honorary Secretary, National 
Union of Commercial Travellers, St. Bride's Institute, Bride Lane, 
Е.С. 4, will be pleased to hear from travellers interested. 


The E.P.E.A. Award.—The Wimbledon Corporation, 
seeking to anticipate the action of members of the technical staff 
at the electricity works, gave them notice to leave. The staff 
retaliated with a threat of an immediate strike. Finally, through 
the intervention of the Minister of Labour, the whole of the 
question was held over for later discussion. 

A meeting of the National Joint Board of Employers and 


Staff Members of the electricity supply industry was held 


on December 4th, when figures showing the state of affairs 
were given. It appeared that of a total of 219 undertakings 
which had been communicated with regarding the decisions 
of the Board, 101 had accepted the terms without question, 
while 20 had accepted them with certain reservations or con- 
ditions. On the other hand, 28 had refuted to give effect to 
the new rates, and 90 had failed to reply to the communi- 
cation. These, it was presumed, were also against acceptance. It 
was pointed out, however, that the assenting undertakings were 
generally the larger undertakings—in fact, Alderman Walker, of 
Manchester, chairman of the Board, considered that these repre- 
sented 70 per cent. of the total electricity supply of the country. 
It was pointed out in a leading article, which appeared in our 
columns last week, that the withdrawal of staffs from undertakings 
which had agreed to accept the schedule was an uofair procedure. 
This has now been remedied, and only councile and corporations 
hostile to the schedule will be affected by a strike if it comes to 
that. Several London supply companies have raised the question 
of the competency of the Board to propose any sort of standardisa- 
tion of wages, but the Ministry of Labour supports the Board, whose 
status is thereby practically assured. 

Mr. T. W. Cole, Secretary of the Provincial Electric Supply 
Committee, іп a contribution to the Financier, says that a recom- 
mendation was sent out to all member-companies, about 120, to 
adopt the schedule if their financial position enabled them to doso. 
He further states, however, that a large number of the provincial 
supply undertakings are in such serious straits that it will be 
impossible for them to pay the increased salaries unlees charges to 
consumers are raised, and most of them are already charging 
the statutory maximum. The whole crux of the matter, 
therefore, is whether the Ministry of Transport will sanction 
further tariff increases to meet the demands of the E. P. E. A. Mr. Cole 
says that it is only fair to note that in а number of cases where the 
schedule has not been fully adopted, local conditions are such that 
а corresponding modification of the national schedule is necessary. 


The Unemployed Problem.—A deputation from the 
National Alliance of Employers and Employed was introduced to 
Dr. Macnamara, on Wednesday last, by Mr. E. Manville, M.P., to 
discuss the unemployment problem. 


Wages in the Tramway lIudustry.— According to the 

Westminster Gazette, a deadlock occurred at the Conference at the 
Ministry of Labour, which met, on Tuesday, to consider a proposed 
wages increase for tramway workers all over the country. The 
employers refused to consider any advance, or to agree to arbitra- 
tion, and left the Conference. The application was a national one 
for an increase of 12s. а week for adult tramway workers employed 
by municipal undertakings all over the country. 
A Sub-Committee of the workers’ representatives was appointed 
to decide what should be the policy of the Unions involved, in view 
of the breakdown, Mr. J. Beckett, secretary of the Municipal 
Tramways Association, stated that the considered reply of the 
municipalities was that they could not aczept arbitration, and that 
the undertakings, owing to their financial position, had reached 
the limit in the way of wages advances. Tae situation was con- 
Bidered to be & serious one. 


Foreign Samples Exhibition.— On December 7th, Mr. 
F. G. Kellaway, Parliamentary Secretary of the Department of 
Overseas Trade, opened the Foreign Samples Exhibition, which has 
been moved from Basinghall Street to O!d Bailey. In his speech 
Mr. Kellaway said that the most important post-war problem was 
the recovery of British trade supremacy in foreign markets. 
Britain's overseas trade was her breath of life, and there had been 
already a most remarkable recovery, chiefly due to a period of many 
buyers, which phase, however, had now passed. Those manu- 
facturers and exporters who had taken the Government's advice, 
and set aside a certain proportion of their goods for foreign 
markets, were now reaping the benefit. The Department of Over- 
seas Trade, a purely advisory body. with no powers of control, was, 
in a sense, the most important Government Department, and it 
was certainly the least expensive. The Exhibition enabled British 
manufacturers to see what was being done by foreign !competitors, 
and to make an effort to produce better, or equally good, wares at com- 
petitive prices. Trade Union representatives had also received 
valuable impressions from visits to the exhibitions arranged in the 
various industrial centres of the country. Mr. Kellaway acknow- 
ledged the assistance given by Ohambers of Commerce in arranging 
the samples, avd particularly by the London Chamber, whose 
president, Mr. Stanley Machin, was present. 

The scope of the Exhibition is a very wide one, ranging from 
toys to agricultural implements. The samples of an electrical 
nature are, for the most part, small—such as lighting fittings, out- 
outs, cartridge fuses, telephone material, insulators, &o. Several 
samples of telephone and other cables appear. The Department is 
to be congratulated on the number of examples shown, and also 
upon the vast amount of information which has been collected 
with them. 


The Advertising Exhibition.—The exhibition has been 
so successful in some ways that it is tu become an annual event. 
Over 160,000 people paid for admission, and other visitors numbered 
100,000. Even on the 5s. day the attendance was10,C00. Eminent 
visitors have described the exhibition as a brilliant success, an 
extraordinarily fine display. Sir Eric Geddes said, according to the 
Daily Telegraph, that the exhibition was far more instructive and 
pregnant with great results for the trade of the country than 
anyone who did not study the subject could possibly have 
believed. Many people were of opinion that advertising 
meant a great additiondl cost on the articles that were being 
sold ; that was quite a false view to take. They were too apt to 
think and speak as if all expenditure was waste. He did not 
believe that was true. If money were spent skilfully and success- 
fully on advertising, he regarded that was wise economy, because 
they could not sell anything without advertising, and bad adver- 
tising was detrimental to business. On the other hand, good 
advertising saved commeroial travelling and incidental expenses. 
He believed the traders of the country were ignorant of what good 
advertising meant. He appealed to all manufacturers and others, 
not to look upon the enterprise as something light and entertaining, 
but as an undertaking vital to the success of our trade, especially 
in the present difficult times through which the country was 
passing. He wished great success to this new industry, which he 
felt sure would become a great power in the future development of 
the country. 


A Pan-American Postai Union. — An important con- 
vention has been provisionally adopted, embracing all the American 
States, except British territory, in one Postal Union. As a result 
of this, United States manufacturers will gain an important 
advantage over their European competitors :їп the shape of cheap 
postal rates in correspondence with South America, as well as with 
Spain, which has been admitted to the convention. 


Catalogues for Spain.—The Department of Overseas 
Trade informs us that the British Vice-Consul at Garrucha (Mr. 
A. W. Harrison) reports that the Sociedad  Hidro-Electrica 
Espanola has been granted permiesion to supply electricity from 
the power station at Albacete to the Sierra Almagrera, Province of 
Almeria, for the purpose of providing additional power to the 
numerous silver lead mines, and that there is likely to be a demand 
for electric mining plant. While there is no actual demand at 
present for such plant, the Vice-Consul is desirous of receiving 
catalogues from United Kingdom manufacturers and exporters in 
order that he may be in a position to support their interests when 
the demand arises. Catalogues should be addressed to the British 
Vice-Consul, British Vice-Consulate, Garrucha, Spain. The 
Department will be glad to be advised of auy action taken in the 
matter. 


Smithfield Club Show.—At this show, which is being 
held at the Agricultural Hall, Islington, Messrs. PETTERS, LTD., 
are exhibiting several of their " Petter Junior " small lighting and 
power sets. These include portable, semi-portable and stationary 
types for paraffin fuel. 18 and 25-B. H. P. crude-oil engines are also 
on view, as well as pumping sets. 


A National Whitley Conference. — A National Con- 
ference of representatives of Joint Industrial Counocile and 
Interim Reconstruction Committees wae to be held at the Ministry 
of Labour, оп Wednesday last, in connection with the proposed 
organisation of a National Whitley Association. The Conference 
was to be presided over by Mr. Sydney W. Pascal], and opened 
with addresses by the Right Hon. J. H. Whitley, M.P. (Deputy 
Speaker, House of Commons), and the Right Hon. Dr. T. J. 
Macnamara (Minister of Labour). The delegates were to be enter- 
tained at luncheon by the Industrial League and Council, which 
has done much to help forward the Whitley movement, 
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Book Notices.— Journal of the British Science Guild, No. 
12, November, 1920, (65 pp.) contains addresses by Lord Sydenham 
on " Science and the Nation " ; Lord Montagu of Beaulieu on Some 
National Aspects of rt " ; a short article on The Scientific 
Research Department of the Admiralty ; Its Establishment, Scope 
and Aims"; and papers on "The Human Factor in Industry," 
5 m ax Industrial P Price 18. 14d. 

obtainable from Secretary, Science Guild, 6, 
John Street, Adelphi, W.O. 3. 

Motor and Dynamo Control.” Ву W.S. Ibbetson. Pp. xiii + 

"e 2 illustrations. London: E. and F. N. Spon, Ltd. Price 
&. net. 

‚ " The Mining Electrical Engineer ” (the Journal of the Associa- 

tion of Mining 


P 
by Mr. W. T. Anderson, M. I. E. E., and full accounts of the vro- 


- ceedings of the various branches. 


N.Z. Tariff Revision.—Revision of the Oustoms tariffs 
is promised for next session. Mr. Massey has informed the 
Chambers 0f Commerce that the tariff he wants to see decided п 

repaired 16 


Will be an extension of Imperial preference. He was p 


negotiate for reciprocity with Australia, for which there was much 
scope ; but he agreed with the Chambers of Commeroe that there 
should not be any discrimination against Great Britain. This is 
the first indication of a policy for a revision of the tariffs, which is 
long overdue. It is 13 years since the last revision, when Imperial 
preference was first extensively applied.— The Times. 


The Department of Overseas Trade.—The objects and 
work of the Department of Overseas Trade are admirably set forth 
in a recently-published booklet. Those who are not cognisant of 
the Department's activities in all parts of the world will find 
everything explained, while those who know and use the Depart- 
ment will require the book for the detailed information it contains. 
The frontispiece is a world-map showing where the Department's 
representatives are stationed, and it will be seen from this that at 
every centre of importance British interests are being watched 


. over. Mr. Kellaway, M.P., Parliamentary Secretary of the Depart- 


ment, contributes an article on The Need for Government 
Assistance to Commerce,” in which he says:—' The more 
frequently British traders have recourse to the Department, the 
more useful it will be." The way in which the D.O.T. assists the 
British exporter is set out in detail, showing that the work is very 
heavy and consists of a great many parts. The organisation and 
the functions of officials, abroad and at headquarters, are described. 
Methods of distributing information, co-operation with the business 
community, and a number of other subjects are included in the 
handbook. In the appendices are given names and addresses of 
representatives and lists of special missions and investigations 
organised by the Department. Copies of the handbook may be 
obtained by United Kingdom merchants and manufacturers on 
application to the D.O.T., 35, Old Queen Street, S.W. 1, quoting 
reference No. 2092/TG. 


Repiacement-Value Insurance.—In order to meet the 
discrepancies, caused by the war period, between the present-day 
cost of replacing plant and materials destroyed by fire and the 
amount of compensation received on pre-war policies, it has been 


. made possible to effect a policy of insurance to provide additional 


compensation. The F.B.I. Bulletin states that the Federation's 
Insurance t will be pleased to assist any members who 
may be considering the advisability of effecting an insurance of 
this kind. 


E.D.A. Activities.—In our last week's issue we referred 
to the Electrical Xmas” campaign of the E.D.A.'s "opposite 
number in the U.S. A. We have now received from the E. D. A. a 
80 in. x 20 in. poster, depicting a shop window in which are dis- 
played an electric fire, a kettle, an iron, and various other domestic 
applianoes. Standing before the window are a man and a woman, 
and the latter (apparently) is saying, Let's buy electrical presents 
this year!" An insert at the bottom of the poster announces 
that electrical appliances make ideal Christmas gifta, 


For Sale.— By order of the Receiver (Mr. H. L. Farmer), 
Messrs. LEOPOLD FARMER & Sons жі! ell by auction, on 
December 14th, at 72, Granville Road, Cricklewood Lane, N.W., the 
plant and machinery, stock, &c., of the Anti-Rust and Metal 
Deposition Co., Ltd. 

The Disposal Board, Ministry of Munitions, is offering for sale 
by public tender a quantity of wireless apparatus and electrical 
cable, lying at Shepherd's Bush, Greenwich, and Birmingham. 
The Central Electric Supply Co., Ltd., is inviting offers for several 
reci g sets, turbo-generators, and condensing plants. For 
full particulars see our advertisement pages to-day. 


Copper and Lead Prices.—Messrs. F. Smita & Co. 
report December 7th :—Copper (electrolytic) bars, £91, £2 increase ; 
ditto. sheets, no change; ditto. rods, £107, £2 increase ; ditto. 
H.C. wire, ls. 1 id., id. increase. 

Messrs. JAMES & SHAKESPEARE report December 8th :—Copper 
bars (best selected), sheets and rods, £139, £3 increase. English 


pig lead, no change. 


Forthcoming Exhibitions.—The following exhibitions are 
being organised :— | 

Cardiff.—January 26th-February 5th, 1921.—Health and 
Home Exhibition. (See ELECTRICAL Review, October 22nd.) 

London.—January Sth and 6th, 1921.—Physical Society's 
Exhibition. (ELECTRICAL Review, November óth.) 

London.—February 10th to 96th, 1921.—'' Efficiency " Ex- 
hibition at Olympia. (ELECTRICAL Review, June 25th.) 

London, Glasgow and  Birmingham.—February 21st to 


March 4th, 1921.—British Industries Fair. (EuEcTRICAL Re- 


view, August l3th, September 24th, October 8th, November 
12th and 26th.) | | 

London.—March and October, 1921.—Society of Motor 
Manufacturers and Traders at Olympia. 

London.—April, 1921.—Builders’ Exhibition at Olympia. 

London.—June 8rd to 17th, 1921.—Rubber Trades’ Exhibi- 
9 5 at Royal Agricultural Hall. (ELECTRICAL Review, April 
th. | 

London.—September 7th to 28th, 1921.—Shipping, Engineer- 
ing and Machinery Exhibition at Olympia. (ELECTRICAL Re- 
view, November 12th.) 

London.—1923.—British Empire Exhibitjon. (ELECTRICAL 
iE May 14th, June llth, September 94th, and November 
th. 

South Africa.— March 9th to 16th, 1921.—Chemical, Metal- 
lurgical, and Mining Exhibition in Johannesburg. 

British Dominions.—1921.—Dominions Touring Exhibition 
(South Africa, Australia, Canada, and New Zealand). (Errc- 
TRICAL REviEW, March 26th and August 6th.) 

Brussels.—April 4th to 20th, 1921.—International Commer- 
cial Fair. | 

Ghent.—April 16th to June 14th, 1921.—International Ex- 
hibition of Architecture, Building, and Kindred Industries. 
(ELECTRICAL Review, September 2th.) i 

Iceland.—June, 1921.— World's Fair. 

Lima.—1991.—International Industrial Exhibition. (ELec- 
TRICAL REVIEW, November 12th.) 

Peking.—1921.—International Exhibition. (ELECTRICAL RE- 
VIEW, September 10th.) | 

Lyons.—March, 1921.—Metallurgy, Engineering, Building, 
&c., Fair. | | 

Milan.—April, 1921.—International General Manufactures 


air. | 
Utrecht.—September, 1921.—International Fair. 
Buenos Aires.—1922.—International Exhibition. 
Rio de Janeiro.—1922.—International Centenary Exhibition. 


Labour Exchanges.—The Committee of Inquiry that 
was appointed to investigate the outory against the oostliness and 
uselessness of labour exchanges and the demand for their abolition 
has issued a report. It states that the exchanges must be retained 
as a national system and a necessary corollary to the State system 
of unemployed insurance, but it is clear that they are capable of 
considerable improvement. The report admits that the exchanges 
have not displaced so far as was expected other methods of finding 
work and that they are not generally populer. They have not 
been fully used by and for highly skilled organised labour and the 
highest grades of unorganised labour. The Ministry of Labour is 
recommended immediately to overhaul the central and divisional 
offices with a view to curtailment, simplification, and economy. 
It is recommended that a National Section Board, with non-official 
members, should be set up to deal with appointments and that the 
departments now acting in respect of appointments and analogous 
matters arising out of the war should be absorbed with as little 


delay as possible in the employment exchange organisation. Bir 


Charles Sykes presents a separate report, in which he says that if 
it were not for unemployment insurance he would strongly recom- 
mend the immediate curtailment of the exchanges, and their 
restriction to unorganised workers. He points out that the 
Ministry of Labour estimates that the annual cost in a normal year 
is likely to be £2,200,000, and that 445,806 persons were found 
work during the first six months of 1920, so that the cost of the 
exchanges is over 498. per vacancy filled. “The evidence given 
before the Committee appears to me sufficiently conclusive to 
condemn the as it stands," adds Sir Charles, " as not having 
achieved the results intended, and being too «жу, Much 
evidence against the exchanges was g ven to the Committee ; Lord 
Askwith (late Chief Industrial Comn .asi»ner) thought the cost of 
the exchanges out of all proportion t, tneir value. 


Proposed B. T. H. Re-union.— It has l een proposed that a 
re-union dinner for past and present B.T.H draughtsmen be held 
in London on a Saturday in the near futu e. Those willing to 
support this proposal should write to Mr. J. Н. tell, Clun House, 
Surrey Btreet, Strand, W.C. 2. j 


International Chamber of Commerce. ín view of the 
important part which it may be expected to play in matters con- 
cerning overseas trade relations, and especially in its quahty of 
providing representation for employers in the Councils of the 
League of Nations, the F.B.I. has decided to join the [International 
Chamber of Commerce. Mr. Frank Moore attendea спе inaugural 
meeting of the International Ohamber in Paris on J uae 23rd, and 
reported on the proceedings to the Federation. Tus question of 
membership was discussed on various occasions by she Oversess 
Committee, and a resolution of the Grand Council was published in 
The Bulletin of November 8th expressing sympatag with the 
objects of the International Chamber of Commerc. aud referring 
the question of F.B.I. support to the Executive and 13ance Com- 
mit tees for consideration.—F.B.I. Bulletin. 
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LIGHTING AND POWER NOTES. 


—Australia.— VIOrO RIA. A report is being considered by 
the Hampden Shire Council which recommends the abolition of 
the present generating plants at -and Camperdown, and the 
erection at Lake Gnotuk of опе central genersting station of the 
three-phase alternating type, with a 6,000-volt transmission system, 
designed to supply power, if necessary, to all the centres of population 

the shire, as well as to.country consumers along. the transmission 
lines. The plant would be capable of extension, so as to serve 
moch towns us Colac, Warrnambool, Mortlake, and Cobden, in neigh- 
bouring municipalities,: would be in conformity with the standards 
now being adopted by the Electricity. Commissioners in Victoria, 
and would be suitable for co-ordinating with any Government scheme 
of-electric supply... The estimated oost. of the scheme for Terang 
and Camperdown would be about £35,000, but it is considered that 
about £10,000 would be received from the sale of the existing 
plants.— The Age (Melbourne). mn. | 


Barrow.— ELECTRICITY SCHEME. — It is reported that 
the Town Council recently had under discussion a big electricity 
scheme which involves the spending of close upon a half million of 
money. The scheme is being further considered, modifications 
and amendments of certain particulars having been decided upon. 


The full details will be announced in due course. С. 

Barnstaple.— Loan Sanctrongp.—The Town Council 
Na sanction to loans ampuntiag to £9,700 for new plant, 
ca , &0, , K кыы gap Vie OEY CE! as EN DATE 


. Beachley. —SALE or UNDERTAKING (?) It is reported 
that the National Shipyards Board has sold the power house at 
Beachley to the West of England Joint Electrical Authority for 
£163,200, but as Joint Authorities have not' yet the power to 

, | undertakings, the report probably refers to an agreement 
to be carried ont at a future da „ 


Bedford. Loa x.— The Town Council has applied for a 
loan of 420,000 to cóver exe erpenditute on Ње electricity 
undertaking and various contracts in connection with extensions. 


. : › P. — Lk ‚ - ES 

Belfast. —TEMPORARY Station.—At the last monthly 
meeting of thb Corporation ib was announced. that the temporary 
power station et Musgrave Channel’ had baen opened and was 
giving an additional 4,500 Kw., of. which Messrs. Harland and Wolff's 
were getting 2,500 W.. nt ig „ „ 

Bexhill, —PA&RLiAMENTARY BI. —In the Parliamentary 
Bill ce bə pronioted by the Corporation in the ensuing session, 
power is being sought to provide electrical fittings and to maintain 
offices and showrooms; Other clauses deal with sub-stations under 
streets, power to recover charges for reconnection, period of error 
in defective meters, discount on electrical supply accounts, and 
power to refuse to supply energy in certain cases. Objection wan 
taken at а meeting of the Counoil:to the clause relating to supply 
of fittings as competing with looal tradesmen, but Alderman‘ Bond 
urged that the Council should net b» placed at a disadvantage with 
the gas company, and the proposals were approved. 


Birmingham.— FINA NOR ProsLems,—The question of 
the- provision of capital for the further development of the 
Neohells permanent. generating. station has been deferred for а 
month, pending the reault of further inquiries by the Finance 
Committee as to the prospect of raising the necessary loans. The 
Committee bas in view the difficulty of securing Treasury assent 
to the flotation of stook. MM 

House LiaHTING.—The Housing Committee Ihas decided to 
install electric lighting in houses, erected under the Housing 
Scheme, which are in proximity to the main cables. 


. Blackburn.— EXTENSION or SuPPLY.—Agreementa have 
been made between Blackburn Corporation and Great Harwood and 
Rishton District Counoils for the distribution of electricity to those 
townships. Application is to be made to the Electricity Com- 
missioners for an order permitting Blackburn to supply electricity 
in bulk to Darwen Corporation. 


Blackpool.— Loan. Sancrionep, &c.—The Electricity 
Commissioners have sanctioned a loan for the purchase of two new 
boilers at an estimated oost of 242,250. To provide against any 
shortage of coal, the Committee have decided to install a system of 
oil firing. This will be auxiliary to the existing method, and will 
only be brought in in case of emergency. The Gretna Engineering 
Co.'s tender for the installation has been accepted. 


British Colambla.—Hypro-Evecrric SCHREME.— Details 
of an important scheme of hydro-electric development in British 
Columbia have been received from His Majesty's Trade Commis- 
sionets at Winnipeg and Montreal by the D. O. T. The Bridge River 
Power Co., Ltd., has the undertaking in hand, and it is proposed to 
utilise the power furnished by the Bridge River. This will neces- 
sitate а tunnel through the Mission Mountain, discharging on the 
shores of Seton Lake, which is about six miles from Lillooet. In 
that distance & fall of 1,210 ft. will be obtained, and the total 
estimated horse-power is 400,000. Every effort will be made to 
induce the development of big industries in British Columbia and 
from the limitless supplies of mineral, &o, to be found there, it is 
believed that а very prosperous future lies before the Province. 
Mape indicating the location of the power site and blue prints 
showing the general system of development are available, and 


. Old Queen Street, Westminster, S.W. 1. 


these, together with reports on. the proposed acheme hy, eminent 
Canadian engineers, may be seen by United Kingdom firms 
interested, on application to the Department of Overseas Trade, 35, 
ide і « — А k =. : * yey > e (ux p vf 
. Canada.—ExPonrT Or ESERGY.— Before.. leaving. for 
England, Sir George Foster issued instructions that lieenoes to 
export electrical energy from Canada should not be in rege. of 
power actually exported. --As s result, an Order in Caupoil has 
been passed reducing the export licence of the Ontario Hydro- 
Electrical Commission from 45,000 to 40,000 Kw., the -Cenedian 
Niagara Power Со. front 40,000 to 25,000 кж; and: the Eiectrical 
Development Co. (Toronto Power Co.) from 25,000 to 16,000 Kw. 
This does not reduce the power at present under export, but 
prevents the increasing of the quantity by any of these developing 
companies without cognisance of the Federal authorities.— Router s 


Trade Serre (Ottawa): | Rt tug 
..fBoPosED NIAGARA DaW.—Dr. T. Lennard Thomson, con- 
sulting engineer, of New York, in an address to the civic 
club of the University of Toronto, speaking of power develor- 
ment schemes at Niagara Falls, advocated the construction of a 
dam aoross the Niagara River four miles below the falls.“ thus 
forming an entirely new waterfall, having a potential head of 
100 ft., and capable of producing 2,000,000 H.P. This power, Dr. 
Thomson said, should be divided equally between the United States 
and Canada at a yearly rental to each country of $10 per H.P. 
produced.— Reuter’s Trade Service (Toronto). NTC a | 
.Cookham, — ELECTRIC LiaumTING Canvass.—At a 
meeting of the residents last week, it was decided to havé the 
district oanvassed with a view to electricity being supplied by'the 
Bourne End Electrio Lighting Co., whioh requires a minimum ‘of 
2,000 points before proceeding with the work, _ SLE 
„„ Ар К PRETI 8 
 Contineníal.—FRANóE.—An extensive. electrie. distri- 
bation network is about to be set up in the Department de 1'Eure- 
et-Loir, affecting 70;:90mmunes in the Cantons of Пета, Courville, 
Chartres-Nord ; and Ohartres:Sud ; 63 communes in the Oantons of 
Bonneval, Brou, Cloyes and Oháteaudun ; and:50 communes in the 
Canton of Auneau-Maintenon. Separate syndicates have been 
formed in each of the three groupe of towns and communes named, 
who will work in common for the realisation of the general scheme, 
which purposes supplying the chief towns in the several communes 
and the important agrieultural concerns. A supply of 5,000 Kw. 
has been secured, and the network will be fed by three-phase, 
$0-aycle current at 30,000 volts and 15,000 volta, transformer posts 
being placed at the head of low-tension networks to serve the 
communes and hamlets. The building and working for 30 to 
40 years of the several networks will be offered to private indi- 
viduals or companies, whose tenders are invited. Proposals should 
be addressed for the first or Chartres group to M. Bouvart, president, 
12, Rue du Quatorze-Juillet, Chartres; for the second group to 
M. Lours, president, 82, Rue de Chartres, Cháteaudun ; and for the 
third group to M. le Docteur Poupon, president, at Aunay-Sous- 
Auneau. | (| 
The utilisation of the tides for the generation of electricity 
tesms to be progressing in France. One of the latest schemes is that 
for utilising the tides in the mouth of the Rance River, for which 
objec; a company, with a capital of 102,000,000 fr., has been formed. 
The project is not quite a recent one, having’ been mooted eb far 
back as 1907, but the war caused the scheme to be laid aside. It 
was taken up again in 1910 by M. Parisot, then one of the directors 
of ithe Energie Electrique du Littoral Méditérranéen, whose efforts 
eventually led to the Minister of Public Works granting, in April 
last, a subsidy of 100,000 fr, a | 
` BPAIN.—-À portion of the 25,020,000 pesetas, allotted in this 
year's Spanish Government's estimate for the improvement of the 
working of the Arrayanes lead mines belonging to the State, is to 
be devoted to electrifying the methods of working. Hauling, 
perforation and pumping are to be effected electrically ; but while 
the energy will be supplied by the Compania Mengemor, when its 
works at the Carpis Falls are completed, a reserve the. mio station 
will be set up in the mine itaelf. | 
The Sociedad Hidroeléctrica Ibérioa has received authorisation to 
construct at Barcena de Pre de Concha, near Torrelavega, in the 
province of Santander, a dam 42 m. high, forming a reservoir of 
9,000, 000 cu. m., for the purpose of regulating the flow of the 
Torina stream in the dry season, and thus increasing the supply of 
hydro-electric power required for industrial purposes. Among the 
principal users of electric power in Torrelavega and its environs 
are the Solvay chemical concern and the zinc mines of the Royal 
Asturian Mining Co.— Hewuter's Trade Service (Mad rid). 


Darilagton.—ENGINEER'S Bonus.—A proposal made by 
the Electricity and Light Railway Committee to grant a oom- 
mission to the borough electrical engineer on the reduction of 
working coste per unit sold below the average of the 40 lowest 
municipal undertakings, has been adopted by the Corporation. 


Dewsbury.—PRicE INcREASE.—The Town Council is 
to advance the charges for electricity for power and heating 
to 120 per cent. &bove pre-war rates, except in the case of 
consumers supplied on the existing special rate system for heating 
only, in which case the charges will be increased by 133) per cent. 
over pre-war rates. 


* 


Derby. — ADDITIONAL LoAx.— The Electricity Com- 
mittee recommends that application be made to the Electricity 
Commissioners for sanction to borrow a further sum of £10,000 to 
cover the estimated additional coat of extensions, 
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- Edlaburgh.—Economy Necessary.—The Corporation 
electricity department has issued notices impressing upon the 
larger users of power the need for the exercise of economy, as the 
new plant, which wag due to be installed some time ago, has not 
been completed. Measures of a temporary character have been 
adopted, with a view to coping with the situation with the least 
inconvenience to the consumers. 

The electrical. engineer reports that а 4,000-Kk W. turbo-alternato 
and three boilers are now in course of erection, but it will probably 
be а month or six weeks before these are ready for use. Meanwhile, 
existing plant is fully loaded. 


LOAN SANCTIONED.—The Electricity Commissioners have sanc- , 


tioned the borrowing of £26,000 for the purchase of additional 
land adjoining the new Corporation p»wer station at Portobello. 
Electricity Districts.—M kRSRY AND WEST LANCASHIRE.— 
The Liv City Council has approved the draft scheme for the 
constitution of a joint electricity authority for the Mersey and 
West Lancashire electricity district. Application is to be made to 
the Ministry of Transport for power to acquire a site for a capital 
generating station, to. erect the station, and to supply the main 
transmission lines necessary to link up the various electricity 
gs in the district. The joint authority will consist of 
30 members—19 appointed by the local authorities supplying 
electricity, two by other local authorities not supplying electricity, 
one by the Mersey Docks and Harbour Board, four by companies 
sup electricity, two by railway companies in the area using 
electricity, and three by large consumers, It was stated that 
Birkenhead wanted a scheme for a joint authority for Wirral, 
Southport wanted to become a separate district, but it was not 
anticipated those proposals would be entertained by the Electricity 
Commissioners, as the areas concerned were too small. Reference 
was male to the scheme at the Birkenhead Council, when the 
chairman of the Electricity Committee urged that alternative 
schemes should have the same sympatby of, the Commissioners as 
the ome before the public pow. No preconceived ideas should 
interfere with the industrial and domestic needs of the Wirral 
pninsula, and Birkenhead in particular. He protested against 
other dístrietg benefiting at the expanse of the town, and urged 
that if they were to suffer for the benefit of other towns, they 
mus | the present scheme, and put forward alternative 
plans. Bootle has relegated the scheme to a special meeting of 
the Тачо Council, - 
The Маме, Comporsticn has lodged objections to the United 
Mersey Boroug 
of its own, by which it would become the main electricity supply 
for Ња o. the. Wirral i agr ice А 5 of the 
Corporatic n suggested t ormation of a scheme for, the 
Birkenhead, Wallasey and Wirral district. | 
1о=ив SEVEEN.—In pursuance of a notice issued by the 
Hectrieity - Commissioners on April 80th, 1920, of the pro- 
visional determination by them of the above-named district 
(we NO. R&v. May 21st, 1920, p. 616), the Commissioners give 
notice that they will hold a local inquiry in the new Council 
Chamber, Oouncil House, Bristol, on January llth, 1921, st 
10.30 a.m., and following days, with reference to the area to be 
includeo in the proposed" district, and the objections and repre- 
sentations which have been made on account of the inclusion in, or 
erclusion from, the said district of certain areas, and to consider 
s ћете which has been submitted for effecting an improvement 
of the existing organisation for the supply of electricity in the 
nid district. Copies of the scheme, which provides for the forma- 
боп of a Joint Electricity Authority for the district, may be 
obtained at а cost of Ба. each from Mr. H. Faraday Proctor, The 
Btohange, Corn Street, Bristol. Any body or p2rson interested may 
attend the inquiry either personally or by counsel, solicitor, or 
agent.: Any representations or objections with regard to the said 
scheme should be addressed to the secretary, Electricity Com- 
mission, Gwydyr House, Whitehall, London, S.W. 1, not later than 
Janüary 4th, 1921, and а сору of such representations or 
objections should at the same time be sent to Mr. H. Faraday 
Proctor at his above address. E. Я ` 
BHasd.—Loan SancrioneD.—The District Council has 
sscired approval to the borrowing of 419300 for the new elec- 
tricity undertaking. The sum comprises £500 for land ; buildings, 
£2.00; EM. r. mains, £3,000; sub-station, plant and orane, 
£9.00; prospective expenditure on. mains and services, £2,900 ; 
and meters, $1,100. The original application was for £20,000, but 
the Commissioners have cut down the allowance for buildings to 
80 per leent. of that asked for, though they are prepared to consider 
a further ication, if necessary, when the actual ‘cost has been 
моегіаіпеа f° | | 


Igvorness.— V ATER-POowER SCHEMES.—AÀt a meeting of 
the {дере Committee of Inverness-shire County Conncil, on 
Friday, it was agreed to oppose the Highland water-power scheme, 
which was.stated to be for the benefit of Perth aud Dundee only. 
As regards the water scheme promulgated bythe British Aluminium 
Со. far Lochaber, the Lochaber district where water is to be got, is 
tatiafied except as regarde one or two details. It was agreed ala» 
to oppose this scheme pro forma. 

- Keighley.—ExTENsION or SuPPLY.—The Electricity 
Committee has secured approval for the construction of a trans- 
mission line, mainly overhead, from the nearest high-tension main 
inthe town to Eestburn quarries, fora general supply of elec- 
tricity to Steeton-with-Eastburn and Sutton, and also for boosting 
up the voltage on the trackless car wires, at an estimated cost of 
£3.0C0, subject to the firm of Dixon & Co. agreeing to take a 
supply of current at the quarries for not less than five years on 
suitable conditions, 


electricity scheme, as it has an alternative scheme 


Kirkcaldy.—TRAN&SFER NEGOTIATIONS | SUSPANDED.— 


. The Town Council has resolved to suspend temporarily further 


negotiations with the Fife Power Co., in respect of the tranafer of 
the town's undertaking, and to instruct the Town Clerk to àscer- 
tain from the Fife Power Co. what bulk supply of ourrent it. is 
now іп &'poaition to give the Corporation, what supply it will be 
in a position to give in the near future, and on what conditions. 


Liverpool.— Report on TIDAL POWER. — The Tramways 
and Electric Power and Lighting Committee has asked the city 
electrical engineer to report as to the utilisation of the tidal water 
of the River Mersey for the generation of electricity. . "RF 


Lymm. — Protest AGAINST EXCLUSION. — The Urban 
District Council has lodged a protest against the exelnsjon of 
the town from the Mersey and South-East Lancashire are. 


North Waleg.—PowER FROM GOVERNMENT FAQIORY.— 
The Chester City Council and а number of other local government 
bodies эге making strong representations to the of State 
for War, urging that power be supplied to the district from the 
Queen's Ferry factory. It is stated that the only two electricity 
undertakings in the district, those of Chester and Wrexham, 
cannot be extended at present, and that the 7,000 HP. available 
from the factory would more than oover the present unsatisfied 
demands for power. 

NEw Power STATION.—The North Wales Electric Power Qo. 
has acquired a large tract of lend at Trawsfynydd, where it is 
intended to construct a large lake for the purpose of generating 
electricity for the aupply of electricity to a large area of North 
Wales. The power station will be located at Maenturog. 


Newcastle-upon-Tyne, — PROPOSED ACQUISITION OF 
UNDERTAKINGS.—At a meeting of Newcastle-on-Tyne City Council 
on Deoember 1st, Mr. J. W. Thwaites moved that it be an instrnc- 
tion to the Parliamentary Committee forthwith to take into con- 
sideration the question of the exercise by the Corporation of their 
rights to purchase the electric lighting undertskings in the city, 
and that а report thereon be presented to the Council. The leases 
of the compsnies expired in July, 1922, so that there was ample 
time to acquire a clear knowledge of the position, and the possi- 
bilities of the proposition. The proposal was agreed to. The 
local electrical undertakings are:—The Newcastle-upon-Tyne 
Electric Supply Co., Ltd., and the Newcastle and District Elcctric 
Lighting Co., Ltd. 


Palestine. — JERUSALEM. — The Zionist organisation 
announces that at the last meeting of the Municipality of Jerusalem 
а schems» for electrically lighting the city, drawn up by Mr. 
‘Horwitz, was approved, and is to be submitted to the High Com- 
missioner for his ratification.. The Municipality expects to float а 
loan of $31,000 for this purpose if the p'an is ratified by the 
Administration.— Neuter : Trade Service, ==. 8 

Paisley. — STOPPAGE or SuPPLY.—The electricity supply 
over & large area of Paisley was, on December 2nd put cut of 
action by à serious water-pipe burst, the electricity sub-statict - at 
Dunn Square be'ng floode 1. ‘Considerable damage wWüs done: 
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Rathmines (Dublio).—Liautine RksTRIGTIQNS RELAXED. 
— The District Council has agreed that the restrictions on pnhlio 
electric lighting during the military curfew period shall be relaxed 
во as to admit of half light by leaving one lamp alight on each 
standard where there are two lam. 

| | ; 5 5 ; C 
Slalthwalte.— SUPPLY FROM HUDDERSFIELD. — The 
Urban District Council has entered into an arrangement with the 
Huddersfield Corporation under which (he latter. will supply eleo- 
tricity to the township. The Corporation will now take steps to 


U 


obtain powers autherising it to make the supply. 

. ; { l , ME = dient * * ICA 

Sont hport.—CoupLRTIOR oF ExTENSIONS.—The installa- 
tion of the new plant which is being provided at the electricity 
works, at а coat of £132,000, is expected t» be completed within 
the next fortnight. In connection with the work, :-which was 
commenced in May last, a delay of 12 months was caused through 
the prolonged moulders’ strike last year. In the meantime, great 
difficulty has been experienced in maintaining the supply of eled- 
tricity from the old plant. Ав result of the new installation, it 
is expected, in some quarters, that-a great reduction will be effected 
in the pretent charges for electricity. ors 


St. Helens.—LoAN.— The Town Council is, to apply for 
а loan of £47,550 for electricity purposes. 


Tasmania.— Loan.—The Tasmanian Government hopes 
to float a loan in London early in 1921 to raise £1,250,000. required 
for public works, including extensions of the country's hydro- 
electric power installations.— Reuter. [e vu uos a 


Wallasey.—BREAKDOWwN8.—Owing to the number of 
serious breakdowns which have occurred recently, a Committee has 
been appointed to investigate and report upon the condition of the 
plant. It is stated that most of the trouble experienced is due to 
turbine failures, 


Worksop.— BULK SuPPLY.—4A report was recently sub- 
mitted to the Urban District Council showing that а saving of 
£20,000 could be effected by accepting the offer of а bulk supply of 
electricity from the Wigan Coal and Iron Co., instead of extending 
the electricity works to meet present demands. The report ‘was 
adopted. : 


during a dense fog. The windows of both cars were 
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TRAMWAY AND RAILWAY NOTES. 


Bradford. — Сошлатох. — Two Corporation tramcars, 
travelling in the same direction in Manchester Road, collided 
smashed, 
and a passenger, Mr. J. S. Stead, of Low Moor, was injured on his 
left shoulder, and also suffered from shock. He wae able to be 
taken home after bsing medically attended to. 


Colae. — FURTHER Fare JNCREASE. — The Town 


Council has decided that the order authorising an increase of 


4 


59 per cent. in tramway fares is not sufficient to meet the new 
conditions caused by the inoreases in wages and cost of materials 
since the application was first made, and recommends that an 
amended application, to be made to the Tram ways Charges Advisory 
Committee, for 100 per cent. increase. 


Continental —Swenex.—Messrs. Erik von Friesen and 
Granholm, of the Swedish State Railway Administration, have just 
returned from a visit paid to the United States, in order to investi- 
gate railway working in that oountry. Mr. Friesen is reported to 
have stated as a result of his impressions that the general opinion 
in the United States was that electric railways had proved 
specially satisfactory, and the system was being extended to new 
lines. А general oonversion of the railways, however, would 


probably not be undertaken, at least within a measurable period. 


In many places the price of electrical power was too dear, as water- 
power was not available everywhere. It was practicable to use 
«team turbo-generators where the density of the traffic was oon- 
siderable, and it was n to increase the carrying capacity. 


Another factor which opposed the investment of large sums in 


electric railway undertakings was to be found in the circumstance 
that the rates were balanoed by special regulations which prevented 
the railways from earning large profits, the percentage being 


| about 54. 


the form of single-phase current at 100,000 volta. A transfer 


In an article in the Svenska Handelstidning it is reported 
that the Railway Department have submitted a scheme for 
the electrification of the line from Stockholm to Gothenburg. It is 
proposed that the electric energy be directed to the various points 
along the line from the works at Trollhattan and Motola River in 


system, used for this kind of current, will be conducted along the 
Stockholm-Gothenburg track from Huddinge to Olskroken (or, if 
possible, from Alvsjo to Savenas). An extension will be made to 
the works at Motala, and also a similar line from Lagmansholm to 
Trollhattan. Step-down transformer stations (transforming to 
16,C00 volts) will be constructed at 16 points along the line. 
Contact rails are also to be laid for every main and branch line, 
with the exception of a few tracks in Stockholm, Hallsberg and 
Gothenburg ; and, where necessary, other stations where ordinary 


Steam locomotives have still to be utilised for the purpose of linking 


up different lines. Low-power lines are to be laid, and in some 
cases altered.— Financial Times, 

ITALY.—Official sanction has been accorded to the scheme of the 
Societa Ferrovia Alta Pistoiese for the construction of а yarrow 
gauge electric railway from Prachia to San Marcello Pistoiese, 
16 km. long, at an estimated ooat of £,974,451 lire. The works are 
atated to require three years for completion. 


Derby.—Penny SrAGES.— The reinstitution of penny 
fares for short distances is being urged by a number of members of 


the Town Council. It is thought that this will result in a con- 
siderably increased revenue. 


Dundee.—ANTIcIPaTeD DEIorr.—It is anticipated that, 
after making allowance for the cancellation of workmen’s fares, 
there will be a deficit on the year's running of the cars of between 


27,000 to £8,000. 


Halifax. — TRAMOARS OVERTURNED.—During the severe 
storm experienced on December 3rd two tramcars were blown over 
praotically at the вате place, at а loop line near Stocks Gate, on 
the Queensbury route, The place where the mishaps occurred is 
about 1,000 ft. above sea level, and very much exposed to the winds 
from the North-West moors. The first car was caught by the wind 
whilst standing on the loop. The driver, conductor, and four 
passengers managed to scramble out without more serious injury 
than shock and cuts from broken glass. The second car, which was 
empty, was also standing when blown over. Both oars lay clear of 
the track, but, under the circumstances, traffic on this exposed 
section was suspended after the second accident. On the Causeway 
Foot section of the Halifax tramways, the same night, the overhead 
wires were blown down, and traffic had to be suspended. 


Morecambe.—ELectric Tracrion  REJECTED. — The 
Town Council has rejected a resolution to apply to the Ministry of 
Transport for power to borrow money to install electric traction. It 
was decided to abolish the horse-tram system and run omnibuses 
during the winter months. 


Lancashlre.— CHRISTMAS Stoppace.—There is every 
evidence that there will be no trams running in Lancashire again 
this Christmas, as the Lancashire District Council of the United 
Workers’ Union have given notice of their decision not to work on 
Christmas Day. This decision, however, does not include 
Liverpool. 


Londoa.—New “ UNDERGROUND ” STock—On Decem- 
ber 8th representatives of the Press and others took part in a 


private inspection of a trial run in one of the new trains just 
completed for service on the London Electric Railway. 


CENTRAL LONDON RaiLway.—The Minister of Transport 
has extended the time until July, 1922, of the Oentral London 
Railway Act, 1914, for the completion of the enlargement of the 
tunnels. 


Manchester.— TRAMWAYMEN’S CLAIM.—A mass meeting 


of Manchester tramway workers was held on December 5th, and a 


heated discussion lasting over four hours ended in a decision to 
appoint a depatation to wait on the executive of the Tramways and 
Vehicle Workers’ Union with the object of obtaining permission to 
take local action to enforce the demand for an increase of 41 per 
week on the present rate of £3 17s. for drivers and 48 16s. for 
guards.— Daily Telegraph. 


Mythoimroyd.—CoLL1i8IO0N.—On December 1st a Halifax 
Oorporation tramcar, travelling between Mytholmroyd and Hebden 
Bridge, came into collision with a County Council steam wagon and 
sufféred a good deal of damage in the way of smashed windows, &c. 
No personal injury was sustained. 


Newcastle-on-Tyne.—LianT- RAILLwAT.—A scheme, the 
estimated cost of which is approximately £45,000, is engaging the 
joint attention of the Newcastle Tramways Committee and the 
Tyneside Tramways and Tramroads Co. The proposal is to con- 
struct a light railway through Gosforth Park to connect the city 
system with that of the Tyneside company. The Committee 
reports that, subject to the settlement of details, the company is 
favourably disposed to the proposal. Опе of the conditions 
suggested by the company, and which the Committee is inclined to 
approve, is that in the evert of the company applying for powers 
to extend its system upon the Great North Rosd, the Corporation 
should, if asked, support it. The Committee has recommended the 
City Council to make the necessary application to the Light Railway 
Commissioners. 


Reading.— The Minister of Transport has extended the 
time until July, 1922, of the Reading Corporation Act, 1914, for 
the completion of the tramways. 


Rochdale. — EsrIMATE DEFERRED. — The Tramways 
Committee has deferred until the next meeting consideration of an 
estimate submitted by the borough surveyor for relaying a double 
track in Bridge Street. 

The Committee has also informed the United Vehicle Workers’ 
Association that it cannot grant compensation to men who lost 
time through the ooal strike. 


Southend-on-Sea.— The Ministry of Transport has con- 
7 7 the Southend-on-Sea Light Railways (Extension) Order, 
1920. 


South Shields,—ExTkNsION APPROVvED.—The Ministry 
of Transport has oonfirmed the Light Railway Order for the 
Corporation to establish а car service to Cleadon in oonnection 
with the proposed extension of the borough boundaries. 


TELEGRAPH AND TELEPHONE NOTES. 


France, — Telephonic communication between Paris, 
Rotterdam, The Hague, and Amsterdam was to be re-established on 
December 1st. 


Germany.— ILLEGAL WIRELESS APPARATUS.—The case 
against Dr. Heinrich Stinnes, the brother of Herr Hugo Stinnes, 
the Westphalian coal magnate, and his son Hans Stinnes, was 
resumed in the British Summary Oourt at Cologne, on Nov. 29th. 
The case had been adjourned from November 19th, when 
Herr Stinnes was charged on three counts with having wireless 
apperatus in his house, thereby transgressing the ordinanoe of 
the Rhine and High Commission and the military agreement for 
the ocsupation of the Rhine, as endangering the safety of the 
British forces. The defendant pleaded that it was an experi- 
mental set used by his son without any malicious intention, and that 
there was no attempt to conceal the aerials. The presiding officer 
accepted this view, and fined each of the defendants 10,000 marks 
(£40 approximately). He added that had he been convinced of the 
existence of sinister motives & long term of imprisonment would 
have been inflicted.— The Times. 


Italy.ä— FoRRTON TELEGRAM Tax.—As a result of the 
inflated value of gold the supplementary tax on foreign telegrams 
will be increased to 250 per cent., as from December 3rd. 

NEW CABLES.—Aocording to Telegrafi e Telefoni, the Italian 
Scruizio del Telegrafi has in contemplation a scheme to lay a series 
of submarine cables in the peninsula between Genoa and 
Trieste, two of which have already been laid—namely, Rome to 
Genoa and Venice to Trieste. The remainder of the scheme com- 
prises eight lines—vis., Fiumicino to Naples, 265 km.; Naples to 
Messina, 354 km.; Messina to Catania, 10i km.; Oatania to 
Syracuse, 65 km.; Oatania-Taranto-Bari, 720 km.; Bari to 
Ancona, 454 km.; Ancona to Venice, 252 km.; and Spezia to 
Genoa, 85 km.—or a total of 2,289 km. The cost of the scheme at 
present prices is estimated at—cables, 30,000,000 lire; and laying 
game, 300,000 lire. The scheme is motived by the wish to escape 
atmospheric and electrical inductive effects, 


to 


EET И г А а 


Vol. 87. No. 2,246, DecemBer 10, 1920.) THE ELECTRICAL REVIEW. 


155 


Telephones in Parllament.— To cope with any unex- 
happenings," a “ strategic’ network of telephones has been 
installed in the Houses of Parliament, says the Lrening News. 
One of the instruments has been fitted up just outside the Bar of 
the House of Lords itself. 


United States.—CasLE Controversy.—The Supreme 
Court of the District of Columbia, on November 30th, heard argu- 
ments in support of the Western Union Cable Co.'s application for 
an injunction to restrain Mr. Daniels, Secretary of the Navy, from 
interfering with the construction of a telegraph cable between 
Miami (Florida) and Miami Beach. Mr. Daniels submitted an 
affidavit to the effect that it had always been the Government's 
policy to prevent the laying of any cable on the shores of the United 
States connecting it with а foreign country in which the cable 
company had a “monopoly of cable connections." Mr. Colby, 
Sec etary of State, also submitted a statement.— Reuter's Trade 
Sercice (Washington). 


Wireless Time Signals.— Wireless telegraph equipment 
is being installed at the Huddersfield tramway offices, to the design 
of the son of the tramway manager, with a view to picking up the 


Eiffel Tower (Paris) standard time messages. А governor clock - 


has been fixed, and the tramway clock, which is recognised as the 
standard timekeeper in the district, will be checked each day by 
the Paris message. The wireless installation is to be made by 
members of the tramway staff, and is expected to be completed 
next week. Huddersfield is the first English municipality to take 
its official time direct from the Eiffel Tower. 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the end of the paragraph indicates 
the issue of the ELEOTRIOAL REVIEW in whioh the " Official 


Notice " appeared.) 


OPEN. j 


Australia. —MELBOURNE.— February 24th. Electricity 
Commissioners. Plant for the Morwell power scheme—25,000- 
12,500-Kw. turbo-alternators, 600-Kw. turbo-alternators, condensing 
plant, circulating pumps, transformers, and switchgear, copper 
cable, steel transmission towers, &c. (November 26th.) 

QUEENSLAND. — January 26th, 1921. P.M.G.’s Department. 
Telephone apparatus and parts. Schedule 509. (See this issue.) 

SYDNEY. — January 31st. Municipal Council. H.T. and L.T. 
cable (specification No. 628). Electric Lighting Department, 
Town Hall, Sydney. 


Belgium. — ANTWERP. — December 16th. Municipal 
Council. Armoured cable terminal and junction boxes, automatic 
cut-outs, &c., for use at the Antwerp Dock. The specification in 
French is available for loan to British firms on application to the 
Department of Overseas Trade, 35, Old Queen Street, E.C. 

December 14th. Municipal authorities of Ougreé (Province of 
Liége). Establishment and equipment of a laboratory for the 

isation and verification of three-phase electricity meters. 


Birmingham. — December 11th. Electricity Supply 
Department. Six months’ supply of stores, including vulcanised 
wire and wiring sundries, carbon brushes, &c. Mr. E. J. Jennings, 
Secretary, 14, Dale End. 


France.—December 17th. The French State Railway 
authorities. The supply and installation of the neoessary plant, 
at the railway works at Batignolles, Sottevile. Rennes and 
Saintes, for the maintenanoe of train electric lighting installa- 
tions.  Particulars from the Service Electrique, 88, Rue de Rome, 
Paris. 

BouLOGNE.—Supply and erection of six electric travelling cranes 
for the Nord quay of the Loubet basin. Chambre de Commerce 
de Boulogne-sur-Mer. 


Leyton,— January 11th, 1921. Urban District Council. 
Electric wiring 142 houses on the Barclay estate. (See this issue.) 


Littleborough.— December 20th. Urban District Council 
Electricity Department. — High - tension cables, roadwork, kc. 
(November 26th.) 


New Zealand, — NAPIER. — January 17th. Borough 
Council. One 500-Kw. electric generating set. Copies of the 
specifications and blue printas may be seen at the Department of 
Overseas Trade (Mr. Holloway) up to December 15th, after which 
date they will be available for loan to British firms in the provinoee. 

WELLINGTON.— January 218. Public Works Board. Steel pipes 
and fittings required for the Lake Coleridge electric power plant 
(completion of fourth pipe line). Copies of the specification may 
be seen at the Department of Overseas Trade, 35, Old Queen Street, 
S. W. I. 

February llth, 1921. Publio Works Tender Board. Steel pipe 
lines and fittings for the Mangabao electric power plant. Copies 


of the specification can be seen on application to the Department 
of Overseas Trade (Mr. Goad) up to December 20th, after which 
date they will be available for loan to firms in the provin-es. 


Pontypridd. — December 14th. Board of (Guardians. 
Supply of electrical material. Mr. W. Speckett, Union Offices. 


Portrush, — January Ist, 1921. Urban District 
Council Electricity Department. Gas plant, engines and dynamos, 
booster and balanoer, switchboard accumulators, overhead and 
underground cables. (See this issue.) 


Rhodesia, — SALISBURY. — January 18th. Municipal 
Council. Electric generating plant, switchgear, cable and ооп- 
verters, Specification (23 3s.) from the Council's Consulting 
Engineer, Royal Chamters, Johannesburg. 


South Africa.—JoHANNESBURG.— January 18th, 1921. 
Rand Water Board. Supply and erection of steam boiler, super- 
heater, stoker, economisers, &c., steam turbo driven oentrifugal 
pumps, condenser, &c., for the Swart Kopjes pumping station. 
Copies of the specifications, &c, and forms of tender can be seen 
on application to tke Machinery Section, Department of Overseas 
Trade, 35, Old Qucen Street, 8.W. 


Southampton.— December 17th. Electricity Department. 
Steelwork for extensions to boiler house and extensions to boiler- 
house equipment, exclusive of boilers. (December 3rd.) 


St. Helens. December 11th. Electricity Department. 
One double-girder hand-operated overhead travelling orane, 
(December 3rd.) 


Wallasey.—December 14th. Corporation Gas Depart- 
ment.—Four electrically-operated capatans. Mr. J. Н. Orowther 
Gas Work», Limekiln Lane, 


CLOSED. 


Aberdeen.—The offer of Mr. A. McRobb of £480 for 
wiring of portions of Oldmill, other than the special hospital, hae 
been aoceptei. 

Birkenhead.— Town Council. Accepted :— 


W. T. Henley's Telegraph Works Co., Ltd., high-tension mains, £8,883. 
British Thomson-Houston Co., Ltd., high-tension rotary converting p'ant, 


£1, 


Bury.—Town Council. Accepted:— 


Extensions at Chamber Hall power staticn :— 
Clarke, Chapman & Co., Ltd.— Boiler. 


W. H. Allen, Bons & Co., Ltd.—Condenser. 

Babcock & Wilcox—Stoker. . 

Davidson & Co., Ltd. —Fan. 

Dartford.— Urban District Council. Accepted: — 

Pirelli, Ltd. — Cables, 450 yds., £288 10s., and 470 yds., £208. 

Johnson & Phillips, Ltd.—280 yds., £98. 

Darwen.— Tramways Committee. Accepted :— 

Harwood, Allanson & Co.—Erection of a tram shelter at the borough 
boundary. 

Dundee.—Ponspond & McHardy have secured the con- 


tract for electric lighting of the Corporation houses (two sections), 
their offers being £687 and 8794. 


Liverpool.—Corporation. Accepted :— 


Power Rectifiers, Ltd.—Supply of a mercury vapour rectifier for the 
Garston power station. 


London. — L. C. OC. Highways Committee. — New coal- 
conveying plant at Greenwich power station :— 


Fraser & Chalmers ee ee ee ee ee ee £64,278 
Babcock & Wilcox — .. "c M 69.803 
Do. Alternative .. ..  .. ee 72,655 
Do. Do, ee ee ee LE / 76,874 


Spencer & Co. ee ee co ee ee ee 84,504 


The Committee proposed to accept the lowest tender, viz., that submitted 
by Messrs. Fraser & Chalmers, Ltd, but the company were unwilling to enter 
into a contract without certain increases for labour and materials. The Сот. 
mittee accordingly decided to accept the company's tender for Section 8 of the 
work (conveyors) only on the basis of the adjustment of price claimed by 
them, i.e., £27,765, plus £1,644 increase. Fresh tenders were invited for 
Sections 1 and 2, and, as a result, the undermentioned tenders were received :— 


Section 1. Section 9. 

Two transporters Weighing 

and crane. machines, 

Armatrongs & Main, Ltd. .. АР 5% eo £22,904 — 

Sir Wm. Arrol & Co., Ltd. .. ee is ^ 80,836 £5,040 
Mitchell Conveyor & Transporter Co., Ltd. .. 84,595 8,200 
Fraser X Chalmers, Ltd. : oe ee 35,650 8,250 
Ро Alternative 2,025 


Spencer & Co. s.e .. .. e e 40,4 — , 3,850 


The lowest tender for Section 1 is not to the Council's specification The 
Committee has decided to accept the tender of Sir Wm. Arrol & Co., L'd., for 
Section 1, and the alternative offer of Fraser & Chalmers, Ltd., amounting to 
£2,025, for Section 2. This will involve the transfer to Bection 1 of Sir Wm. 
Arrol & Co.'s terder of the provision of certain material, estimated at £440, 
which was included in Section 2, and will increase the amount of this tender to 
£31,276. The tenders the Committee proposes to accept are subject to increase 
or decrease in accordance with variations in the cost of labour and niaterial. 
The Committee recommends that it be authorised to accept the tenders on 
this basis, 
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FORTHCOMING EVENTS. 


Physical Society of London.—Friday, December 10th. At the Imperial 
College of Science, South Kensington, B. W, At 5 p.m. Ordinary meeting. 


Technica! Inspsetion Association —Friday, December 10th. At the Royal 
Мосіебу of Arts, John Street, Adelphi, W.C. At 7.80 p.m. Paper on 
Some Features of Tensile Fractures,” by Dr. G. H. Gulliver. 


Birmingham Electric Club.—Saturday, December llth. At the Grand Hotel, 
Coimore Row. At 7 p.m. Annual Geaeral Meeting. 


Technical Assistants' Association, Saturday, December lith. At 
Anderton's Hotel, Fleet 8treet, E. С. At 8 p.m. Paper on Adjudication 
EN Te aders for Turbo-Alterna* ore,” by Mr. J. R. J. Bowden. 


estor As ssociation of Engineers.—Saturday, December llth. At the 

шарТ 1 Hall, Albert Square. At 7 pm. Рарзг on Radiology applied 

Clarke Testing of Materials," by Mr. A. P. М. Flemiog and Mr. J. R. 
e. 


Institution of Post Office Electrical Ecgineers (London Centre).— 

resi December 18th he Royal society of Arts, John Street, 

Adelphi, W.C. At 530 Du ene on The evelopment of Wireless 
Te'egraphy," by Mr. E. Н. Shaughnessy. 


1 Society of Arts.— Monday, December 18th. At John street, Adelphi. 
At 8 p.m. Cantor Lectare II., Micro- Organisins and some of their Indus. 
trial Uses,” by A. Chaston Chapman. 


illuminating Engineering Society. — Tuesday, December l4th. 
Royal Society of Aris, John St., Adelphi, W.C. -General meeting. 


Institute of Marine Englaeers.— Tuesday, December 1th. At the Institute, 
the Minories, Paper on 'Lubr:citing Arrangements for Internal 
Combustion Engines," by Mr, E. G. Warne. 


Nationa! Association of Supervisiog Electricians. — Tuesday, Dezem- 
ber 14th. At St. Bride's Institute, Bride Lane. E C. Paper on Progress 
in Lighting," by Me. W. E. Bush. 


Chemical Society. — Thursday, December 16th. At the Institution of 
Me :hanical зета, Storey's Gate, B.W. At8p.m. Lecture by Sir R. 
Robertson, K.B.E., F.R.8. 


institution of Electrical Engineers. — Thursday, December 16th. At th 
Institution of Civil Engineers, Great George Sreet, S.W. At 6 p.m 
Discussion of Report on the Heatiog of Buried Cables. Му т 


.At the 


Friday, December 17th. At the Institution of Civil Eng nee:s, Great 
George Street, 9. W. А56 p.m. Special General Meeting. 

Informal Mesting.—Monday, Dece:nber 18th. At the Institute of 
Patent Agents, Staple Inn Buiidings, W.C. At 7 p.m. Discussion on 
* Percentage and Accuracies, Meter Constants and Standards, and Name- 
plates,” to be opened by M». W. J. Minton. 

Wireless Section.—Wedaesday, December 15th. At the Institution 
of Civil Engineers, Great Geo-ge Street, 8. W. At 6 pm. Paper on 
“ Range of Wireless Stations," by Capt. R. C. Trench, R. E. 


Liverpool Sub: -Centre.—Monday, December 18th. At the University, 
Liverpool. A p.m. Papers on The Distribution of Electricity,“ by 
Mr. W. B. У, odhouse, and оп “Sme Economic Азрезів of k. u. r. istri- 
bution by Underground Cables,“ by Mr. R. О. Kapp. 


North-Eestern Centre.—Monday, Decembar 18th. At ће Armst-ong 
College, Newcaste on-Tyne. At 7.15 p.m. D.scussion of Report on the 
Heating of Buried Cables, to be opened. by Mr. E. B. Wedmore. 


North - Midlaad Centre.—Tuesday, December lith. At the Hotel 
: Metropole, Leeds. At 7 p.m. Discussion of Report on the Heatiog of 
Buried Cables. 


Scottish Ceutre.— Tuesday, December 14th. At 207, Bath Street» 
Glasgow. At 7.30 pm. Paper on “The Distribution of Ele xricity,' by 
Mr. W. B. Woodhouse. 


Scottish Centre Students, Section).—Friday, December 10th. At 
the Royal Technical College, Glasgow. At 7.80 p.m. Paper on ‘Static 
Transformers," by Mr. R. Dickson. 


South-Midland Centre. —Wednesday, December 15th. At the Univer- 
sity, Birmingham, at 7 p m, Ordinary meeting. 


Electrical Trades Berevolent Institution.—Wedcesday, December 15th. 
Annual Festival, At the Connaught Rooms. At 7.80 p.m. ` 


Electrical Development Association.—Friday, December 17th. 
Hotel Cecil, Strand, W.C. At 1.15 p.m. Luncheon. 


Institution of Mechanical Engineers.—Friday, December l'th At the 

Tnstitu'ion, Storey's Ga e. At 6 p.m. Paper on Ther nodynamic Cyc ев 

. jn relation to the Design aad Future Development of Internal-combus.ion 
Motors," by Mr. W. J. Walker. 


Junior Iestitution of Engineers.—Friday, Decamber 17th. At the Royal 
United Services Institution, Whitshall, 8.W. At 7.80 p.m. Presidential 
address, by the Right Hon. Lord Weir of Eastwood, on Some Reflections 

on our Industrial Situation.’ 


Edinburgh Electrical Society. Friday, December 17th. At the Philo- 
sophical Institute. At 8 p.m. Electrical Questions and Ar swers. 


At the 


» 1 
M. : ~ 


NOTES. 


New Alloy Secret.—Tests were carried out at Sheffield 
recently of a new high-speed cutting product, containing a secret 
alloy. It removed from a test bar over five times th» weight of 
material that was cut away by a standard high.speel steel tool 
containing a tungsten ingredient.—Daily Mail, 


Coal-Cutting Machines.—A statement issued by the 
Scottish Coal-Cutting Machinemen's Association emphasises the 
need for improvements to minimise the risk of accidents and 
danger to health in connection with coal-cutting by machinery. 

Mr. Glanoey, the secretary, reports that in the Lochgelly Seam, 
Blairhall Colliery, Fife,a machineman had the alarming experience 
of seeing gas ignited by the picks of the coal-cutter on which he 
was employed striking the pavement or floor. Had there been a 
large volume of gas present an explosion would have occurred. 

It is probable, states the report, that the Home Office will frame 
regulations prohibiting the use of coal.cutters in "'"gassy " scams. 
This will be a serious blow to Scottish mining, and will certainly 
reduce output, as there is hardly а coal mine in Scotland but what 
has its "gassy" sections, The employment of coal-cutters has 
greatly increased during the past few years. In 1911 6,910,616 
tons of coal were cut, in 1919 the tonnage &mountel to 10,379,496, 
while for 1920 it is expacted that the output will be somewhere in 
the region of 15,000,000. 


The Debt of Honour.—That the obligation of the coühtry 
to those who fought for it is being but tardily met is made olear 
by the figures recently given in reply to a question in the House of 
Commons. The Times report states that Sir M. Barlow, Parlia- 
mentary Secretary, Ministry of Labour, replying to Mr. Mills, 
said :—''The total number of able-bodied ex-Service men in Great 
Britain registered ag unemployed on November 12th, 1920, was 
203,479. Including Ireland, the figure was 220,935. The total 
number of wholly disabled or partially disabled ex-Service men 
registered аз unemployed in Great Britain on the same date was 
15.384, Including Ireland the figure was 18881. These figures 
all relate to men on the ‘live’ registers of the employment 
exchanges, bat I realise that a margin must be added for men un- 
emp!oyed but not registered.” 


The Channel Tuunel.— The КО івы appointed t to 
consider the question of the development of commercial relations 
botween Eastern aud Western Europe recommends the construction 
of a Channel tunnel as soon as possible. Я 

[есїпгев,.—Тнк  INsTiTUTE oF Совт AND WORKS 
ACCOUNTANTS.—The second of а series of lectures, arranged 
by this Institu'e, will be given on Wednesday, December 15th, at 
The Hall of the [nstitute of Charterei Patent 1 Staple Inn 
Buildings, Holborn, W. O., ab 7 p. m., by Mr. G. E ‚ М. Johnson, ол 
" Decimals and their Application to Costing." Admission is by 
t’cket only, which may ba obtained from the Seoretary at the 
above address. 


Northampton Polytechaic Conversszlone.— On Friday, 
December 3rd, the annual prize distribution and converssz‘one were 
held at the Polytechnic, Clerkenwell. The presentation of prizes 
and certificates by Dr. Sydney Russell Wells, vice-Chancellor of the 
University of London, was preceded and followed by organ recitals 
by the Polytechnic organist, Mr. Seymour Dicker. Alllaboratories. 
workshops, &o. were thrown open to visitors, and the students 
demonstrated their machines and work to in groups. Half- 
hour "leoturettes" were given by two or three speakers, and 
gymnastic and swimming displays by the studente and instructors 
formed yet another attraction. On Saturday the programme was 
continued for the benefit of the students and their friends, and an 
aided enjoyment was provided by the Polytechnic orchestra and 
choir, who rendered an excellent programme of music, The very 
fine organ was again heard, and altogether the fanction was a 

g 'atifying success. 


Electric Tricycles.— Motor Cycling states that the Swiss 
postal authorities intend to make use, in the near future, of electric 
motor-tricycles. These machines will be used in Geneva and Berne 
in oonnection with postal work, Apparently speed and heavy 
carrying capacity are not aimed at, for the machines are only fitted 
with a small battery of accumulators, and the speed of which they 
will be capable is estimated at 15 M.P.H. 


Mines Department.—The constitution of the new Mines 
Department was completed on December 6th. when the transfer to 
the Department of th» powers and duties of the Home Office in 
relation to mi es and quarries became effective. Under the new 
o ganisation the post of Controller of Coal Mines, held by 
Mr. A. В. Duncan, will be abolished, and the duties discharged by 
the Secretary for Mines, Mr. W. C. Bridgeman, M.P. 


A New Bronze.—A new alloy of copper and aluminium 
has been invented and tested by the Aktiebolaget Skandinaviska . 
Armaturfabriken, The name given to the new combination is 
“ alcobronze " ; it has the colour and lustre of gold, and it is said 
to be stronger, tougher and harder than апу other bronze. It can 
bə wrought, forged or rolled in any way without suffering de‘erior- 
ation, and it resists the influence of the air, оч and salt water. 
Reuter & Trade Service (Stockholm), 


Westera Electric Co.'s Printing Telegraphs and Tele- 
phone Repeaters.—On Monday we had the p'easure of witnessing 
a demonstration of the latest models of the Western Electric Co-“ 
multiplex and '' start-stop printing telegraph systems, as well as 
their telephone repeaters for use on long-distance lines. These 
apparatus have been brought upto a remarkable pitoh of effloiency. 
Particulars will appear in а later issue. 


The Electrical Development Association's' Luncheon.— 
On Friday, December 17th, after the general meeting of the Aaso- 
ciation, а luncheon will be held at the Hotel Cecil, at 1.15 p.m. 
Some influential and interesting visitors are expected, and in view 
of the important work already acsomplished by this young but 
energetic Association, as well as the vast field of labour which lies 
before it in the future, the occasion will rank as a notable one in 
the record of the year's activities, 


The Electrical Trades Benevolent lastitation.—Oa 
Wednesday next the annual festival takes place at the Connaught 
Room3. We trust that no rival attraction will be permitted to 
prevail over the merits of this admirable Institution, and that the 
guests will assemble deeply imbued with the apirit of Christmas, 
so that a record result may be achieved. 


Trade with Hungary.— The Board of Trade Journal 
states that particulars regarding commercial travellers have been 
supplied by the British Commercial Commissioner at Budapest 
with а view to the assistance of business men visiting Hungary. 
These particulars may be obtained from the D.O.T., 35, Oid Queen 
Street, S.W. 1, 
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The Severn Barrage.— Elsewhere we give some parti- 
culars of the plant which it is proposed to put down for the utilisa- 
tion of the tidal power of the Severn; they are extremely 
interesting, the projeot being ebeolutely unique and possessing 
some remarkable features. 

The low head available necessitates a low speed of revolution for 
the turbines, though the runners are only 10 ft. in diameter ; more- 
over, the speed will vary with the varying head, apparently 
precluding the use of alternating current. The generators, ~t here- 
fore, are of the D.c. type, driven by gearing with a speed ratio of 
73 to 1, and the EM.F. will be maintained constant by varying the 
field. As the pressure will be 525 volts, and the output of each 
machine 1,300 Kw., the current will be 2,480 amperes, necessitating 
large commutators, numerous brushes and heavy copper leads to 
the rotary converters. The total output is estimated at 500,000 H P., 
presumably at the turbine shafts, and allowing for losses in the 
dynamos and gearing, the electrical power will be about 336,000 KW., 


so that there will be no fewer than 258 generators and turbines, 


allowing for spares, let us вау, 300, This is a figure which com- 
pletely swampe the vistas of Willans sets with which we used to be 
fami iar 20 years ago, if it does not, indeed, atagger the imagination. 
habs the machines will be marshalled in one long row, or in 

ed ranks, we do not know, but in any case, the ground space 
ыа will necessarily be enormous; each turbine will occupy at 
least 400 sq. ft., so thet the minimum space required will be 
120,000 sq. ft., or 22 tores. 

The dynamos will presumably be mounted at a higher level, on a 
floor of equal area. Above them, we believe, will be the rotary 
converters; these are to be of “ large capacity,” by which we may 
perhaps understand 10,000 Kw. each, in which case there will be 
40 machines, each taking a direct.current of 19,000 amperes. We 
leave the commutators and brushes to the imagination of our 
readers. The leads from dynamo to converter must be at least 
30 aq. in. їп croas section, or 40 sq. in. per set, and even then 
they will run hot. No doubt there will be room for the trane- 
formers on the same floor, and if we neglect such items as 
switchgear, which no doubt will be reduced to the minimam, the 
total floor space to be provided in the bnilding will be 8} acres, in 
three floors, which must carry enormous weights. The pressare 
being raised to 60.00 0 volta for transmission, the cross-section of 
copper. will be correspondingly reduced, and we may estimate that 
to carry the three-phase current, overhead cables of an aggregate 
croga-section of 9 sq. in. will suffice, - The distance to the 
pumping station being 10 miles, the total weight of copper in thie 
connection alone will be over 800 tons. The transmission mains 
to feeding centres will, of course, be many times as heavy. 


At the pumping station the sets are of 13,000 KW. each ; & peak 


load of 1,000,000 HP. is allowed for—say, 750,000 Kw.—so that 
there will be motor. generators numbering about 60. 

Thus the complete plant comprises : 300 turbines and generators 
aggregating 390,000 KW.; 40 rotary converters and transformers 
aggregating 400,000 ꝑKw.; ' 60 turbines-and generators aggregating 
750,000 KW.; and 60 pumps of, say, 300,0C0 KW., the whole being 
practically equivalent to plant aggregating over 14 million Kw. 

Truly these are extraordinary figures. They are largely guess- 
work, but.they.are based on the “unofficial” figures, and anyone 
who ‘pleases can work out others for himself. That so vast an 

undertaking necessitates a correspondingly huge plant is not 
denied, but we are loath to believe that the use of commutating 
in com tively small sizes and of rotary converters is 
unavoídable or ges best боров to the admittedly difficult problem 
of generation. 


Appointments Vacant. Two engineering draughtsmen 
(3150 + war bonus), one ditto £100 + war bonus, for the Metro- 
politan Asylums Board (the appointments are temporary) ; two 
engineering . appointments in the Works Depertment of the 
Loughborough College ; lecturer in Electrical Engineering, for tbe 
Birmingham Municipal Technical College; shift engineer (£400 
+ 50 per cent.) for the electric power plant at Dar-es-Salaam ; 
assistant eleotrical engineer, or power station foreman ($150 per 
month plus 15 per cent, Straits Settlements currency), for the 
Singapore Harbour Board ; assistant engineer (£250) for the 
Musselburgh Tramways and Electricity Works ; telegraph inspectors 
(8300 + 50 per cent.) for the Posts and Telegraph Department, 
Targanyika Territory. See our advertisement pages to-day. 


Service Notes.—The following revision of the minimum 
substantive rates of wages for workmen forming part of electrical 
generating staffs in dockyards and other naval establishments has 
been approved: Weekly rate for hired men at B" class stations, 
supervisors of drivers and dynamo attendants, 45s. 6d. to 47s. 10d. 
Warrant Electrician W. Beavis has been promoted to Commissioned 
Electrician from the lat inst. The following officers of the 
Electric Lights Companies of the Lancashire Fortress Royal Engi- 
neers (Territorial Force) have been transferred to the Territorial 
Reserve of Officers, with the ranks and promotions given Capt. 
J. W. Shawe and Capt. Н. C. Williams, A. M. I. C. E, to be majors ; 
Capt. J. D. Russell, Lieut. S. Brassey-Edwards, AMI C.E, Lieut. 
G. Summers, to be capta ins; Lieut. L. P. Carter, Lieut. R. G. 
Smith, Lieut. H. W. Stafford, to be lieutenants ; Lieut. H. D. St. J. 
Lidiard, Lieut. 8. W. Newman, and Lieut. A. D. Phillips, from the 
Eyde Electrical Engineers, to be lieutenants in the Territorial 
Reserve of Officers—all from the 27th ult. Lieut. H. S. Peet, from 
the London Electrical Engineers, to be lieutenant in the Territurial 
Reeerve of Officers from the 2nd inst. 


Educational. — McGILL University F'UND.—Includiog 
the grant of $1,000,000 from the Government of the Province of 
Quebec, and $1,000,000 from the Rockefeller Foundation, the McGill 


University centennial endowment fund has reached the total of 
$6,331,000 (approximately £1,580,000).—TZhe Times. 

ADMIRALTY ÉLEOTRICALSCHOLA RSHIPS,— [tis officially announced 
that the regulations governing the award of the Admiralty scholar- 
ship in Electrical Engineering at the Royal Naval College at 
Greenwich are under the conside ration of th» Board. Until further 
notice, however, a three years’ electrical course will be granted to 
the successful scholar, but only the boy who obtains the highest 
number of marks in three years, instead of two years, as previously, 
will be awarded an electrical scholarship.— The Times. 


Christiania Developments.—It is now assumed with 
tolerable certainty that the Christiania municipal authorities 
have abandoned the idea of erecting a new central station 
with steam-driven plant in favour of obtaining a further 
supply of energy from other sources. .This assumption is 
based upon the fact that а committee proposal has just been 
placed before the Council recommending that the electricity 
department should be authorised to enter into contracts to 
purchase a supply gradually rising to 20,000 Kw. in the course 
of a few years. It appears that three schemes are available 
for selection. "The first is an offer of 22,000 xw. from the 
Norsk Hydro Co. at Rjukan, at a price which was formerly 
stated to be about 95 kroner per KW. per annum. The opinion 
then prevailed that the State should defray the cost of the 
transmission line from Rjukan to Kongsberg, and the local 
authorities the cost from the latter to Christiania; and 4,000 
kw. would be allocated to the district of Buskerud and 2,000 
Kw. to Drammen. The second scheme would be to obtain 
power from the works at the Raanaas Falls, which would be 
able to spare 5,000 xw. for Christiania. and the third relates 
to the Tysse works, from which an offer of 100.000 kw. was 
made in 1918 at a price of 90 kr. per kw. In this connection 
further proposals have been made to the Christiania autho- 
rities by the A.S. Tyssefaldene, the company offering from 
10,000 xw. in the first year to 50,000 Kw. in the fifth year. 
The company states that a financial syndicate in London has 
given a binding offer to finance the new works, subject to 
the fulfilment of certain conditions. 


INSTITUTION NOTES, 


Junior Institution of Engineers. —The Right Hon. Lord Weir of 
Eaatwood, P.C., D.L., LL.D., will deliver his preeidential address at 
a meeting of the Institution, to be held at the Royal United 
Service Institution, Whitehall, on December 17th. 

At a meeting, м! week, of the NORTH-EASTERN SECTION, at 
Newcastle, a рэрег was read by Mr. W. N. Waggott on Modern 
Sub-Station Design. The author pointed out the necessity for 
cheap electric power, and the bearing which the cost of gub- stations 
and sub-stetion plant had upon the economical distribution of 
power, emphasising the necessity for chesp fuel, Jarge unita, and 
the interconnection of small stations. 

Institution of Electrica! Engineers. —( WESTERN OENTRE).—A 
meeting was held at the South Wales Institute, Cardiff, on Monday last, 
and was wellattended. The chairman (Mr. A. J. Newman) announced 
that the Oouncil’s proposals in connection with increased subscriptions 
had been adopted by a large majority. The large audience gave Mr. 
W. B. Woodhouse a rousing reception on his rising to deliver his 
paper on " The Distribution of Electricity," the к of which 
was followed with sustained interest, and was productive of a good 
discussion, to whioh the chairman, and Messre. A. Nicholls Moore, 
J. W. Burr, A Ellis, W. Nairn, W. A. Chamen, and Major David and 
Capt. Lindsay contributed. 

Technical Inspection Assoclatlos.— At the first meeting of the 
session to-night, a paper on Some Features of Tensile Fractures " 
will be read by Dr. G. H. Gulliver. 

Glasgow and District Radio Ciab.—On November 10th, Mr. E. 
Snodgrass gave an intereating lecture on The Theory and Care of 
Accumulators.” The lecturer fully described the construction of 
the various types and explained the chemical action On Nov.:24th 
Dr. G. E. Allan delivered a lecture on Sound,” with special. refer- 
ence to analogies in wireless telegrsphy. 

Institution of Post Office Electrical Engineers.—A general 
meeting of the London Centre will take place at the Royal Society 
of Arts, at 5.30 p.m. on December 13th, when Mr. E. Н. Shaugh- 
nesey will give a lecture on The Development of Wire less 
Telegraphy." 

Paisley Association of Electrical Engineers. — Under the 
auspices of the Association, Mr. W. Blair Smith, the Corporation 
electrical engineer, gave an illustrated description of the town's 
electrical undertaking to a large audience, on November 30th. 

Institution of Civil Engineers, —There has recently been 
inaugurated at Birmingham the first Local Centre of the I. C. E.; 
previously only students’ meetings were held in the provinces. 
Mr. John D. Watson, M. Inst. C. E., F. R. S. I., chief engineer to the 
Birmingham Drainage Board, has been elected first president, and 
at the inaugural meeting at the University he delivered an interest- 
ing address. Why the Institution, which was admittedly the 
parent, ever allowed her children, in the persons of the mechanical, 
electrical, mining, and other engineerr. to hive off and form de parate 
units under separate management, he could not understand, but the 
effect had been prejudicial to the profession as a whole. He did 
not mean that it was unwise to have separate societies dealing with 
specialised subjects, but those societies should form parte of one 
great whole, and be guided by the salient rules of the governing 
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body. In a voting paper issued to members recently, they were 
asked if they approved of the Institution obtaining statutory 
powers to prescribe the qualifications and to conduct examinations 
for admission to the profession of civil engineering; to keep a 
register of civil engineers, and to prevent perrons not duly qualified 
from holding themselves out as members of that profession ; 
97 per cent. of the replies were in the affirmative. The time had 
come when the profession should be elevated to the status of the 
professions of medicine and law. 


lilgminating Eagineering Soclety.—The hon. secretary of the 


Society will present а report on progress during the vacation, and 
there will be some interesting exhibits illustrating new develop- 
ments in lampe, lighting appliances, illumination - photometers, &c., 
at & meeting to be held at the Royal Society of Arta, on 
December 14th. 

Faraday Society.—An ordinary scientific meeting will be held 
at Burlington House, Piccadilly, W.1, on December 13th, when 
Dr. A. E. Oxley will present a paper by Prof. E. D. Oampbell 
(University of Michigan), and open a discussion on ‘ A Force Field 
Dissociation Theory of Solution Applied to Some Properties of 
Steel." Mr. A. L. Norbury, M.Sc., will read a paper on The 
Electrical Resistivity of Dilute Metallic Solutions.” Mr. W. E. 
Hughes, B.A., will read a paper on “The Forms of Electro- 
Deposited Iron and the Effect of Acid upon its Structure—Part 1, 
Deposited from the Chloride Bath.” 

The annual general meeting will be held at 8 pm. before the 
ordinary meeting. 

The following nominations for officers and Council have been 
made: - President, Prof. Alfred W. Porter, F. R. S.; vice-presidents, 
W. R. Cooper, Prof. С. A. Desch, Dr. J. A. Harker, O. B. E., F. R. S., 
Emil Hatschek, Prof. T. M. Lowry, O. B. E., F. R. S., Dr. Е. H. Rayner, 
Dr. G. Senter ; treasurer, Robert L. Mond, F. R. S. E.; Council, Dr. 
A. A. Allmand, Dr. H. Borns, Prof. W. C. McC. Lewis, Harold 
Moore, O. B. EK, Prof. J. R. Partington, C. C. Paterson, Prof. A. O. 
Rankine, Sir Robert Robertson, F. R. S., Sir T. Kirke Rose, Dr. W. 
Rosenhain 


The Royal Soclety.—At the meeting on November 18th, papers 
were read by Prof. O. W. Richardson on " The Emission of Electrons 
Under the Influence of Chemical Action," and by Dr. A. E. Oxley 
on " Magnetism and Atomic Structure." 

Chelmsford Engineering Soclety.—Oa December 2nd, Mr. G. 
Bass read a long and interesting paper on Diesel engines. Mr. 
C. W. Cooper presiding. The paper detailed the history of Diesels 
from the experimental engine of Dr. Rudolf Diesel, produced in 
1893, up to the highly-efficient engine of the present day. The 
. discussion following was adjourned to December 16th, 


OUR PERSONAL COLUMN, 


The Editors invite electrical г, whether connected with the 
coohnwal or the commercial side of the profession and industry, 
also electric tramway and railway officials, to keep readers of the 
ELBOTRICAL REVIEW posted as to their movements, 


Tunbridge Wells T.C. has increased the war bonus paid to 
the electrical engineer from 10 per cent. of his salary to 20 per 
cent, as from October 1st last. 

St. Helens T.C. has increased the salary of the electrical 
engineer from £600 to £800 a year; and that of the tramways 
manager from £575 to £650, as from October Ist last. 

Mr. J. W. Сомлх has been appointed chairman of the 
Birkenhead Electricity Committee in succession to Mr. D. J. 
Clarke, and Mr. W. H. Egan, deputy chairman. 

Mr. J. R. TAxLok, а well-known employé of the Liverpool 
Corporation, was last evening, November 2rd, presented with 
a case of cutlery by his colleagues and friends, on the occasion 
of his marriage with Miss Stirland, of Gateacre. Mr. Dickin- 
son, chief engineer, made the presentation, and speeches were 
made by Messrs. Collins, Douglas, and several other members 
of the staff. 

The secretary of the Department of Scientific and Industrial 
Research announces that Sir JOHN C. SNELL has been 
appointed to be a member of the Advisory Council to the 
Committee of the Privy Council for Scientific and. Industrial 
Research. 

Dr. GRAHAM BELL, the inventor of the telephone, was 
presented with the freedom of the city of Edinburgh on 
Tuesday last weck. | 

Kirkcaldy Corporation has increased the salary of the tram- 
ways manager and electrical engineer from £575 to £675. 

Darlington Corporation has adopted a resolution. of the 
Electricity Committee to increase the salarv of the borough 
electrical engineer, Mr. LUNN, by granting him a commission 
on the reduction in working costs per unit sold, below the 
average of the 40 lowest municipal undertakings. 

Мг. N. C. Rowan, A. M. I. E. E., resident engineer of the 
Power station. of the River Plate Electricity Co., Ltd.. Га 
Plata, Argentine Republic, sailed on November 22nd for 
England. on six months! leave. He will be pleased to hear 
from any of his old colleagues at Bradford. Sheffield, or Mid- 
dlesbrough. His address will be 91, St. Andrew's Road S., 
St. Annes-on-Sen, Lancashire. 

Mr. F. Rice has resigned his appointment as engineer and 


manager of the Pontypool Electric Light & Power Co., Ponty. 
pool, Mon., and has accepted the position of outside repre- 
sentative with the Commercial Electrical Supplies Co., ð, 
Westgate Street, Cardiff. 

Mr. S. DouGuas Cox, who since the inception of the com- 
pany some seven vears ayo, has been chief electrical engineer 
of the Dubiler Condenser Co., Ltd., makers of high-tension 
condensers, hus now severed his connection with this company. 
All communications in future should be addressed to hun at 
his London office, 22, Tavistock Street, Covent Garden, W.C. 2. 


Obituary.—Sir W. pe W. Abxey.—The death occurred at 
Folkestone, on December 2nd, in his 78th year, of Sir William 
de W. Abney, F.R.S., a pioneer worker in the field of photo- 
graphie science, and adviser to the science department of the 
Board of Education since 1903. Sir William was also presi- 
dent of the Physical Societv, 1895-97; chairman of the Royal 
Society of Arts, 1903 to 1905; and was elected a vice-president 
of the Royal Institution in 1905. 

FriGHT-OrricER. C. O. RIGDEN.—Flight-Officer Cecil Osborne 
Rigden, who was killed in Egypt whilst flying a mail 
aeroplane on November 29th. was, when called up for service 
in August, 1915, an articled pupil with Messrs. Martin's, 
electricians, of Dover. He obtained a commission in the Royal 
Flying Corps. 

Mk. M. I.. Vrargy.—The death has occurred, suddenly, at 
the age of 63 years, of Mr. M. L. Vealey, who for 90 years 
carried on the electrical engineering business at Much Hadham 
(Herts.), now conducted by his son, Mr. Н. J.. Vealey. 

MR. Francis Incet.—The death of Mr. Francis Ince occurred 
on the 30th ult. at Jarvis Brook, Sussex. Mr. Ince was well 


known in city circles ав a legal authority on shipping and com- 


mercial matters, and was for many vears the senior partner in 
the firm of Ince, Colt & Co. He was also well known in matters 
connected with electric lighting and power, having been asso- 
ciated for many years with the late Earl of Crawford and 
Balcarres, the late Lord Wantage. and others. He was also 
chairman of the Electrical Standardising, Testing and Training 
Institution at Faraday House. he 


Wills.—The late Sir WII IIA MarHER, chairman of Mather 
and Platt. left E405. 840. net personalty £394,896. 

Mr. J. Wetr, father of Lord Weir, and member of the firm 
of Т. & G. Weir, engineers, left estate valued at £684,596. 

Mn. R. S. Bary, late managing director of the London Elec- 
tric Supply Corporation, Ltd., left £70,624, net personalty 


NEW COMPANIES REGISTERED. 


Halstead Electric Supply Co., Ltd. (171,527).—Regis- 
tered November 19th. Capital, £12.000 in £1 shares. To carry on at Hal- 
stead and elsewhere in Essex the business of an electric supply company. to 
establish stations and works for the generation and supplv of light, heat and 
motive power; and to adopt agreements (1) with C. C. Pudney, of Bury St. 
Edmunds, for the transfer of all his interest in an agreement between him- 
self and the Halstead Urban District Council, and (2) with Crompton & Ca.. 
Ltd.. of London and Chelmsford, for the construction, of the necessary works. 
Minimum cash subscription, £8.000. The first directors are: R. E. Minter, 
Market Hill, Halstead, Essex; S. Moger. North Street, Halstead, Essex: С. 
C. Pudney, Guildhall Street. Halstead, Essex; H. H. Portuay, J.P.. Bois 
Hall, Halstead. Secretary: К. Sargent. Solicitor: G. S. Morton, Halstead. 


Kenneth H. Kerr, Ltd. (11,505).—Private company. Re- 
gistered in Edinburgh November 23rd. Capital. £3,000 in £1 shares. To 
carry on the business af electrical engineers, manufacturers of electrical appli- 
ances, tron founders, mechanical engineers, manufacturers of agricultural im- 
plements and other machinery, &c. The first directors are: K. H. Kerr, 
“ Beechmont,” Barr Hill, Dalbeattie, Kircudbrightshire; Wm. Kerr, © Beech- 
mont," Barr Hill. Dalbeattie, Kircudbrightshire: J. G. Abbott, 31, Vaughan 
Road, Wallasey, Cheshire. Solicitors: J. W. Whitelaw and Edgar, Roval Bank 
Buildings, Dumfries. 


Francis Law, Ltd. (1/1.706).—Private company. Regis- 
tered November 29th. Capital, £1,000 in £1 shares. To carry on the business 
of electrical engineers, dealers in electrical goods, motors, motor accessories. 
kinematograph appliances, &c. The permanent directors are: F. Н. R. Law 
(chairman and managing director), 18, Grove Gardens, Leeds: A. English, 
7. Ayresome Avenue, Leeds. Registered office: Tower Buildings, Cowpasture 
Road, llklev. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Watford Electric and Manufacturing Co., Ltd.—Mortgage 
dated November 16th, 1920, to secure £5,400. charged on certain land and 
buildings in Watford. Holder: J. S. Barton, 8, South Parade, Pensarn, Aber- 
gele, North Wales. | 


Halifax and Bermudas Cable Co., Ltd. (28.972). Return 
dated September 30th, 1920. Capital, £50.000 in £5 «shares; all shares taken 
up; £50,000 considered as paid; mortgages and charges, nil. 


Traction Development, Ltd.—Satisfaction in full on July 
Zod, 1920, of debenture dated November 10th, 1916, securing £2,000. 7 


Watford Electric and Manufacturing Со.. Ltd.—Satisfac- 
tion in full on November l5th, 1920, of mortpave dated October 2nd, 1918 
securing £3,400 and further advances and interest. ` 


R. Cranmer Brown, Ltd.—Mortgage dated November 
lih, 1920, to secure all monevs due or to become due from company to 
London Joint City and Midland Bank, Ltd., charged on a warchouse in Wel- 
lington Street, Hull. к 
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Bembay Electric Supply апа Tramways Co., Ltd. (in 
liquidation).—Trust deed dated November 12th, 1920, supplemental to trust 
deed dated November 7th, 1905, securing all moneys owing for the time being 
on the security of the said trust deed charged on £533,000 deposited in the 
Tata Industrial Bank, Ltd. Trustees: Electrical and Industrial Investment 
Co., Ltd., 88, Kingsway, W.C., and Sir Edward C. K. Ollivant, K.C.I.E., 2, 
Westbourne Crescent, Lancaster Gate, W. Also trust deed of even date, 
supplemental to trust deed dated May 13th, 1909, to secure all moneys duc 
owing for the time being on the security of the said trust deed charged on 
£134,300 deposited with Messrs. Glyn, Mills, Currie & Co. Trustees: Elec- 
trical and General Investment Co., Ltd., 1 and 2, Great Winchester Street, E.C. 


Foster & Pullen, Ltd.—Satisfaction in full on November 
18th, 1920, of first mortgage debenture dated May 8th, 1915, securing £500, 
notified. First mortgage debenture, dated November 18th, 1920, to secure 
£500, charged on the company's undertaking and property, present and future, 
including uncalled capital, also registered. Holder: G. Grange, 35, Under- 
cliffe Lane, Bradford. 


Ernest F. Moy, Ltd.—Particulars of 26,000 debentures 
authorised by resolutions of August 26th and November 19th, 1920; whole 
amount issued; charged on the company's undertaking and property, present 
and future, including uncalled capital. 


Laminated Gears, Ltd.—Issue on November 23rd, 1920, of 


£600 debentures, part of a series. 


Sutton-in-Ashfleld Motor and Electrical Engineering Co., 
Ltd.—Second mortgage and charge on certain land and pre- 


mises in Sutton-in-Ashfield, and the company's undertaking and property, 
present and future, including uncalled capital (subject to prior debenture) dated 
November 13th, 1920, to secure £11,000. Holder: B. Walton, senr., Stoncy 
Street, Sutton-in-Ashfield, Notts. 


R. Darbyshire, Ltd.—Mortgage dated November 13th, 


1920, to secure all moneys due or to become due from company to Lancashire 
and Yorkshire Bank, Ltd., charged on 10, Upper Talbot Street, Blackpool. 


C. A. Vandervell & Co., Ltd.—Satisfaction in full on No- 
vember 91st, 1919, of eight mortgages dated December 31st, 1918, securing all 
moneys then due or to become due from company to bankers (notified Novem- 
ber 29th, 1920). 


CITY NOTES. 


Revenue for 1919, £4,059,062, ordinary 

Eastern Tele- expenses £1,123,551, expenditure relating to 
graph Co., Ltd. maintenance of cables, difference in exchange 
| income and war taxes payable abroad, con- 
tribution to pension and superannuation funds, depreciation of 
investments, payments to staff, and other war expenses, 
£1,083,627. Balance, £1,851,883. Income tax and excess profits 
duty, debenture interest and preference dividends absorb 
£580,326, leaving £1,271,557, plus £44,524 brought forward. 
£500,000 has been placed to general reserve. Three dividends 
of 14 per cent. each and a final dividend of 54 per cent. have 
been paid on the ordinary stock, making 10 per cent., free of 
tax. £416,082 remains to be carried forward. The general 
reserve fund has been charged with £573,964 in respect of the 
new Porthcurnow-Gibraltar (No. 4) cable, partial renewal of 
main line cables and other special expenditure, and with 
£200,000 as a further provision on account of investment 
fluctuation, the result being а net reduction of the fund for the 
year of £273,264. Of the issue of 1,000,000 new ordinary 
shares of £1 each offered to the ordinary stock holders at par, 
933,121 shares were taken up by them; the staff of the com- 
pany was given the option of applying for the balance of 
66,879 shares, and applications were received from them for 


over three times the number of shares avallable. Meeting, 
December 15th. | 


— — 


Western Telegraph Co., Ltd.— The report to June 30th, 
1919, states that the revenue was 42, 688,076 and the working 
expenses £939,933. After providing £32,747 for debenture 
stock interest and £687,992 for income tax, excess profits duty, 
and corporation tax, £1,022,403 remains, plus £37,803 brought 
forward. £450,000 has been placed to the general reserve, 
£145,000 to provision on account of investment fluctuations, 
£50,000 to maintenance ships’ reserve fund, and £50,000 to 
land and buildings depreciation fund. Expenses of issue of 
new capital and interest on instalments paid on account of 
new issues amounted to £7,866. One dividend of 1} per cent., 
two dividends of 24 per cent., and a final dividend of 34 per 
cent. have been paid, making 10 per cent., free of tax. Carried 
forward £149,409. The capital of the company has been in- 
creased from £2,500,000 to £3,500,000 by the creation of 100.000 
shares of £10 each, in accordance with the terms agreed to 
by the shareholders. | 

First quarterly interim dividend of 5s. per share, free of 
income tax, for the year ending June 30th, 1921, being at the 
rate of 10 per cent. per annum. | 


Yorkshire (West Riding) Electric Tramwavs Co., Ltd.— 


Final dividend of 3¢per cent., less tax, on the cumulative 


preference shares for half-year ending December 31st, 1920. 


Cape Electric Tramways, Ltd.—Dividend of 5 per cent., 
less tax, payable on December 815. 


Castner-Kellner Alkali Co., Ltd.—Final dividend of 12 per 
cent., making 22 per cent. for the year ended September 30th. 


New Issues.—Hadfields, Ltd.—According to the financial 
Press, £800,000 of the recent issue of £1,000,000 74 per cent. 
first mortgage debenture bonds was applied for by the public, 
and the B.S.T. has offered to relieve the underwriters of their 
hability for the balance at the issue price, less underwriting 
commission on the amount taken over. 


Drake & Gorham, Ltd., ure issuing at par £50,000 10 per cent. 
seven-year notes repayable on December Ist, 1927. The notes 
will be registered notes, and will be issued in denominations 
of £5, £25, £100, £500, £1,000. The company has no debenture 
debt outstanding, but has a loan of £12,000 on the basis of its 
head otlice and adjacent premises. The company undertakes 
that so long as any of the notes are outstanding no debentures 
or charges on any of its assets (other than the mortgage for the 
loan mentioned above) will, without the sanction in writing 
of a majority in value of the noteholders, be created except to 
secure bankers’ overdrafts in the ordinary course of business. 
The directors and their friends, together with the staff and 
employés, have agreed to take £20,000 of the above issue. The 
funds provided by the present issue are required in order to 
place the company in a position to take full advantage of the 
present expansion of its general trade, and to handle agencies 
which have been taken up, or are on offer, for commercial 
electric vehicles, generating sets, &c. The lists close Decem- 
ber 16th. | 

P. & W. Maclellan.—According to the Financial Times, the 
recent issue of 00,000 ordinary shares of #1 each has been 
over-subscribed. 


Eastern Extension, Australasia & China Telegraph Co., 
Ltd.—Revenue for the year 1919 £2,446,865, ordinary 
expenses £605,990, maintenance of cable and special ex- 
penditure £355,790. Balance £1,485,044. Income tax and 
excess profits duty absorbed £413,865, and interest on the 
mortgage debenture stock £30,096, leaving a balance of 
£1,041,123, plus £41,347 brought forward. £350,000 has 
been placed to general reserve, £200,000 towards invest- 
ment fluctuations, making the total provision against depre- 
ciation £450,000. Three dividends of 11 per cent., and a final 
dividend of 54 per cent. have been paid, amounting to 
£300,000, making a total of 10 per cent., free of tax. The 
above appropriations absorbed £850,000, leaving a balance 
of £932,440 to be carried forward. During the year, in 
accordance with authority, an issue of 100,000 new shares 
was offered to the shareholders at par and taken up by them 
to the extent of 90,629 shares, leaving a balance of 9,371 
shares, of which 2,165 represent the fractional shares still 
to be disposed of by the directors for the benefit of those 
shareholders entitled thereto. The remaining balance of 7,206 
shares was allotted to the staffs of the Eastern Extension and 
Eastern Telegraph Co.'s at par. Meeting December 14th. 


Ferranti, Ltd.—The net profit on trading for the year 
to June 30th, 1919, was £18,251, after charging interest on 
debenture stock, notes and loans, and making the usual 
allocation to depreciation reserve and provision for taxation, 
including excess profits duty. The net profit for the year to 
June 30th, 1920, after making similar provisions, was £36,622. 
Leasehold land and buildings, plant and machinery were 
valued in April, 1919, and the figures have been adopted as 
book value of these assets. In consequence £50,000 has been 
transferred from depreciation reserve to general. reserve, in- 
creasing the latter to £72,000. The works are now fully 
engaged upon the manufacture of electrical meters, instru- 
ments, and transformers. А dividend of 6 per cent., less tax, 
on preference shares on account of arrears was paid November 
th, 1919; a further dividend is recommended of 12 per cent., 
less tax,, being two years' arrears. Annual meeting in Lon- 
don to-day, December 10th. 


British Mannesmann Tube Co.—The directors of Bald- 
wins and the British Mannesmann Tube Co. respectively have 
entered into a provisional agreement for the purpose of 
effecting a fusion of interests on the basis of an exchange of 
shares. Shareholders of the British Mannesmann Tube Co. 
will be invited to exchange their £1 ordinary shares for shares 
of Baldwins in the ratio of two British Mannesmann Tube . 
shares for one Baldwins ordinary and 1ls. in Baldwins 5 per 
cent. cumulative “ B " preference shares, tax free, up to бв. 
British Mannesmann Tube shareholders will receive the final 
dividend on British Mannesmann Tube shares up to June 
30th, 1990, the new shares of both classes of Baldwins to be 
5 05 in exchange to rank for dividend as from July Ist, 


Companies to be Struck off. — The following are to be 
struck off the Register within three months unless cause is 
shown to the contrary:— 


British Radium Corporation, Ltd. 
Electric Wiring and Fittings Co., Ltd. 
Radiumlamp, Ltd. 


Burmah Electric Tramways & Lighting Co., Ltd.—Divi- 
dend of 14 per cent., less tax, on preference shares for the 
period ended November 30th, 1918. £15,000 is placed to 
reserve and depreciation. £500 to special reserve for deprecia- 
tion of investments, and £388 is carried forward. 


Fuller's United Electric Works, Ltd.—Owing to industrial 
depression the directors have considered it advisable to defer 
payment of interim dividend on preference shares.—Financier. 
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— . STOCKS AND SHARE s. 
„„ BS есу <- "TUESDAY EVENING. 
STOCK EXCHANGE markets have got into smoother waters. The 
financial difficulties encountered by certain well-known houses 
are said to -have been arranged without open admission of 
failure. The storm of selling in various parts of the Stock 
Exchange has blown itself out for the time being, and markets 
have become slightly more placid. This is not to say that 
any particular recovery in prices has occurred, but merely that 
the general sentiment is less nervous and apprehensive. 
Financial prophets are doing their best to make the blood 
curdle at the prospect of what next April's Budget will unfold А 
but the Stock Exchange is tired of sensations, and quiet 
markets will be the order of the day until the New Year has 
turned. . : | | Eos 

Criticism continues to attack the scheme for the Severn 
barrage, more particularly on the financial side, the difficulty 
of raising money in these present days being regarded as a 
barrier. almost insurmountable by the practical company pro- 
moter. At the same time, the scheme is sufficiently alive to 
render ita absence from the immediate scene a matter of tem- 
porary postponement, and it will probably be revived in con- 
crete form later on. Meanwhile, the two Amerieas are keenly 
interested in an ambitious scheme formulated in respect of a 
hydro-electric company which it is proposed shall start. in 
Brazil. An.electric smelting plant and steel mill is to be built 
in the Province- of San. Paulo, and another enormous power 
scheme is projected in Bolivia. The idea apparently is to 
enable South America to deal with its mining industries on a 
much- more extensive scale than is being done now, and 
United States financiers have the matter in hand. 

The electricity supply. market is unaffected by the sugges- 
tions of the Committee for Official Electricity Control. London 
Electrics are flat at 158. Shares changed hands at this price 
early in the week. St. James’s are 1 down at 63, getting a 
little nearer to the stage at which they will pay 10 per cent. 
on the money. As a share that is likely to improve in value, 
Anglo-Argentine Tramways 5} per cent. Ist preference make a 
reasonable selection to put amongst other investments, of this 
kind. At3, the return is over 9! per cent. on the money, with 
dividends due in January and July, and the company is doing 
sufficiently well to make the shares worth classing as a sound 
investment. The company's 5 per cent. debenture stock can be 
bought, however, at about 57, offering a return of £8 19s. per 
cent. on the fnoney, so that those who are attracted by the 
Way, in. which the company is going abead may reasonably 
prefer to sacrifice 108. per cent. in the yleld in order to get 
the better security which the debenture stock offers. The 
94 per cent. second preference stand ut a tritle above the price 
of the firsts, the reason being that they carry five years’ 
dividend in the present price, and being cumulative, they stand 
to receive the arrears sooner or later. But, of course, they are 
paying nothing at present. There is some talk in the Stock 
Exchange of the Americans endeavouring to make a market 
onee more in London in their railroad and utility shares. At 
present the possibility of such a thing is barred by the rate of 
exchange. If any means could be found whereby the exchange 
were redücible to a more normal level, it is practically certain 
that à good many American issues would find their way here. 
The United States has its labour and financial troubles as well 
as this country, but the United States is 3,000 miles off, it has 
command of the greater part of the gold which before the 
war was held in Europe, and it is undeniable that distance 


does lend enchantment to the View in such mundane affairs as 
those of finance. 

British Columbia Electric stocks are not quite so good as they 
were. Mexico Tramways Sixes нге lower at 314, other 
Mexicans also remaining in the doldrums. There is no fresh 
news from the country, апа the long periods of waiting be- 
tween the scraps of intelligence which are vouchsafed (usually 
via Washington) tend to discourage holders of. Mexican securi- 
ties. Brazilian Tractions fell to 39 and rallied to 41. 

Underground. Electric Income Bonds have recovered the 3 
points which they lost last. week, and are now up to 664. Six 
months ago the company declared à dividend of one per cent., 
and the dividend for the previous six months was 3 per cent. 
It is said in the market that this result should he improved 
upon 1n respect of the current six montlis, and little buving is 
required. to move the price sharply. The £10 shares are 21. 
and the chilling shares remain at 5x. 64. No further changes 
have taken place in the Underground. stocks. National. Omni- 
bus shares at 109. are 1/16 lower. | 

Globe Ordinary. and Eastern Exteusions have risen to 124. 
Anglo Ainerican deferred 13 lower at 153, showing А drop of 
los. The cable group otherwise is quiet and uninteresting. 
Mareonis rallied sharply after their Previous drop, the price 
touching 2 11/16 (before reverting to 2 9/16) on the arrival of 
Mr. Godfrey Isaacs from the United States, and his statement 
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that important arrangements have been entered into which 
should benefit the company. He spoke cheerfully of the way 
in which wireless is going ahead in America, and.this will be 
consolatory to holders of the old American Marconi shares, 
now Radio Corporations. Having regard to the extraordinary 
delay which has arisen in ‘connection with starting a market in 
Radio shares, the hope is expressed that Mr. Godfrey Isaacs, 
while in the States, found time to arrange the mechanical 
difficulties which have barred the granting permission, 05 
London Stock Exchange Cominittee, to deal in the new Radio 
shares. The latter have been in cold Storage, from the point of 
view of Ње holder, for some months or во, and many pro- 
prietors have grown restive at their inability either ta sell or 
to add to their holdings. FFF 

Amongst the manufacturing shares, General Electrics nre a 
little lower again at 24s. dd., and Siemens eased off to As. 3d. 
The new shares are 20s. 3d., or 1s. 9d. below the price at 
which they were issued. Edisons keep dull at 158., and Elec- 
tric Constructions at 16%. 6d., nor is there any recovery ‘from 
the fall which, took place last week in Metropolitan-Vickers 
preference. Urban ordinary have dropped to 2s. 6d. and the 
preference to 178. 6d. All the talk that there is at the present 
time of Excess Profits Duty being abolished, next Spring, fails 
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to galvanise interest or even hopefulness in regard to ipdus- = 
trials at the present time, because it is assumed that some 
substitute will have to be found for E. P. D., While thé growing 
unemplovment throughout the country tells its tale of the pro- 
cess of deflation which presses heavily upon the resiliency. of E: 
commerce, not only in this country, but also in America: 4: 
Armament: shares are quiet. The English Electric Notes' are т 
expected to be left in the hands of underwriters to the tune.“ 
about 70 per cent., and a discount on the Issue price 'Íh»re- =, 
garded as a foregone conclusion. The rubber market isa Ше Z 
better in spite of the continued heaviness of the raw material.“ 
,* 
SHARE LIST OF ELECTRICAL COMPAN TES. i 
Home ELEOTRICITY COMPANIES. 
Dividend Price 
— Dec. 7. Yield E 
1918. 1919. 1920. Rise or fall. p.o. | 
Brompton Шау» о оо B 12 6 - A10 0 0 J 
Charing Cross Ordinary >. „ 4. 7 8i — 10 15 6 | 
do. до. do. 44Pref...  4à 4  —. , 88 8 
Chelsea в ео ee oe oe 8 4 - 2 - 6 8 0 К 
City of London 4 2 „е, 8 10 1 е 8 17 10 
do. do. 6 per cent. Pref... 6 6 17 — 617 2 J 
County of London .. ae oe 7 8 d > — 1018 4 
do. do. 6 per cent. Pref. 6 6 C œ TT 8 ~ 
Kensington Ordinary ee өө 6 7 E — 9 0 6 | 
London Blectric ..  .:. e» Nil 23 “tls 28. 186 00 | 
do. do. 6percent. Pref... 6 6 — 2 10 18 2 | 
Metropolitan.. ee ee eo 5 6 : i 3 — , 10 8 8 
do. 1a par Bret. eo 44 44 MEL 8 0 0 
St. James and Pall Mall, „ 10 39 = { 912 0 
South London oe ee 0 0 6 6 s — 0) 9 19 0 
South Metropolitan Pref. oo, ee 7 1 1618 — 819 8 
Westminster Ordinary ge. 5, 8 10 4 | — 10 18 1 
 TELEGRAPHS AND TELEPHONES, | ` AN. 
Anglo-Am; Fel, Pref, TP 6 6 16% == І 71 16 10 
e 0 % %% 83/6 1$ 4 — à BUS 9 10 6 
Chile „оге © ө» өе 8 6 бе — . *59 1 
сора Рав, rd, eT. ve өө 1 id 113 — { o 2 0 
as m 9 ee e + 4 
Eastern ТЫ, Ord, .. „ 8 10 15% Е *6 11 4 
Globe Tel, and T, Ord, .. .. в 10 153 — $ *6 12 4 
do. do. е ee oe 6 6 87 == 619 2 
Great Northern Tel, ee ee 22 22 204 — . 40 14 8 
Indo- oe oe oe 18 10 80 — 8 ^ 8 
Maroont "P ee ee oe 25 26 @ г. + 4 9 15 
Oriental Tel Ord. ee oe 10 12 == 4 18 ( 
United R. Pla Tel. ee Zr 8 8 | B ono: °в 18 A 
West India and Panama  .. 1/8 Nil tà — 1 
Western Telegraph. ое өө 8 10 1 — *8 19 «4 
-~ Номи Bars, Í 
Central London Ord, Assented... 4 4 484 — 24 0 
Metropolitan ie ee ee К } 90 = 6 5 0 
йо. District se NT il Nil 17 — ип 
Underground Elect:io Ordinary., Nil Nil — à ип 
do, do "A" . Ni Nil 558 1 — ип 
0 Г е .. 5 4 ub 664 +8} - % -— 
| Коккон Trams, &o. 
Anglo-Arg. Trams, First Pref. .. Nil 73 Ss ш 9. 8 4 
do. do. dd Pref, .. Nil Nil På = Nn 
ао, do. 5 Deb. ee б 5 ббаха — 8 17 0 
Brazil Tractions  .. zé .. Nil Nil al - -1 N11 
British Columbia Elec. Rly. Pfce. 5 5 {8 -1 "B13 4 
do, do, Preferred 2 Б 66 —1 8 4 0 
do. do. Deb. .. 4 4i t6 — 7 10 5 
Mexico Trams 5 percent. Bonds. NI Nil 43 — ко 
do. 6 percent. Bonds.. Nil Nil 81 —1 ип 
Mexican Light Common .. ee Nil Nil 16 — iI 
do. . Pref. „ Nil Nil 263 < M 
do. Ist Bonds ee Nil Nil f 64 — Nun 
MANUFACTURING COMPANIES, : | 
Babcock & Wilcox é. .. 15 15 - == - 618 4 
Bri ish Aluminium Ord, .. .. 10 10 18/. — 11 10 2 
British Insulated Ord. „ 124 15 1 — 9 4 8 
Callenders ee ee ee ee 25 15 1 ха — 10 0 0 
T GE Pref. ee ee ee Є ; AR. 18/9 — 6 18 8 
Castner. Kellner 92 m . 20 17 ' B — 8 18 4 
Crompton Ord. v 575 5 10 10 17% — їз 8 6 
Edison-8wan a Я ee 10 10 15,- — 18 6 8 
do. do. Брег cent. Deb. 5 5 т — 6 14 à 
Electric Construction T eo 10 10 16/éxd — 11.8 8 
Gen, Elec, Pref, ,, Vs oe 64 64 18. — 7 4 f. 
do. 0 “ oe „ „% 10 10 Lys — „. н 4 0 
Henley o e.e oo „ 25 15 M — 7 Da м 
do. 4) Pref, T T e^ 19 44 Bh — 7 4 о 
India kubber - ne oe 10 10 BA“ — .- - 5 A о 
Met.- Vickers Pref, . us - TM 8 11. — B 16 6 
Biemens Ord... oo ee ee 10 10 li етю i 29 м p 
Telegraph Con, 0 2 21 - — *6 14 P 


М Dividends paid free of Income Tax, 
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Іх February last Mr. R. H. Wilkinson, general man- 
ager of Bradford Corporation tramways, submitted to 
the City Tramway Committee a. design for a railless саг 
with an enclosed top deck. ^ Subsequently application 


was made to the Ministry of Transport for permission 
to use а vehicle constructed .in accordance with his de- 


Plan. 


Fic. 1.—Sections AND PLAN or THE Car. 


sign, and this was granted. The first car,of the new 
type was recently completed at the Corporation’s Thorn- 
bury works, and on November 3rd it underwent its trials 
very successfully. 

The car, figs. 1. and 2, provides 
seating accommodation for 61 pas- 
sengers, 26 being accommodated on 
the upper deck. It is driven by one 
45-Н.Р. standard tramway motor 
mounted on the chassis frame and 
driving the back axle through a 
chain. Without load the oar’s 
weight is about seven tons; the: 
extreme width of the саг is 
7 ft. 10 in., and its wheel base 13 ft. 

The sides taper toward the roof, 
which not only gives а good effect, 
but avoids the danger of collision 
when а sharp curve in the road 
would cause a wider roof to orer- 
hang.  Rubber-tired wheels and 
well- sprung seats are provided, and 
the height of the car from the 
ground to the top. of the trolley. base 
is 16 ft. 53 in. 

While intended primarily for rail- 
less routes, the car can be run from 
the ordinary tramway trolley wires 
along the tramway track. When this 
їз done one of the two trolleys 
usually required for the railless sys- 
tem ia fastened down, and the energy is collected by one 
trolley, contact with the permanent way being effected 
by fixing an iron shoe to the front of the car. The shoe, 
the patent, rights of which are held by Мг. W. Cross, 
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chief electrical engineer to the Rotherham Corporation, 
fits thé groove or the rail and is connected by a short. rod 
to the steerihg axle of the car ; it thus serves to steer the 
car automatically and to provide the necessary earth 


contact. 


Mr. Wilkinson informs us that in Bradford the work- 
iie costs of single-deck railless cars are higher than they 
should be on account ok the 
lightness of the car's structure 
consequent upon the weight re- 
striction imposed; neverthe- 
less they are approximately 
4d. per mile less than those of 
the tramcars. With the new 
double-deck vehicle, which is 
the first of its kind to be used 
in this country, the working 
costs will be increased, and will 
become more nearly equal to 
those of the tramcar hue on 
the other hand, the capital 
expenses are very considerably 
less than obtains in the case of 
а tramcar, on account of the 
fact that rails are not required 
for the new type of vehicle; it 
might be pointed out that the 
тое Жасон. cost of one mile of double line 
tramway track to-day would be at least £40,000. Mr. 
Wilkinson stated in June last that the railless vehicle 
would be the more economical up to approximately a 
five minutes' service on a single, and a three minutes' 
service on a double line tramway. Having constructed 
a double-deck: covered top vehicle and actually gót it 
into service, he is inclined to the opinion that it will 
prove itself to be the most economical form of traction 
vehicle for town service, under present conditions. 
The capabilities of the present type of tramcar are 
limited on account of the narrow roads and the conse- 
quent delay caused by vehicular traffic ; it cannot, there- 
fore, be used to the best advantage. It is like using an 
ocean liner for river traffic. Given а certain minimum 
amount of traffic and an uninterrupted road to run 
upon, the tramcar would be able to prove itself the most 
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2.—Braprorp’s DoUBLE-DECK RAILLESS CAR. 


economical vehicle on account of the high speeds it can 
attain. Stopping places, however, would require to be 
en the average not less than three-quarters of a mile 
apart, аза short-distance nets yous have to ‘be 
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catered for by some other type of vehicle. Before this 
could be done, however, a great increase in the width of 
the roadway would be necessary to provide ample room 
for other vehicular traffic. 

Satisfactory as the new vehicle undoubtedly is, the 
designer can already see his way to introduce important 
improvements, which it is hoped to embody in the near 
future. 

The new type of vehicle is not а competitor of the 
motor omnibus, the latter being the more economical 
where a service of about an hour or longer period is 
required. On all clear defined routes, however, where a 
closer service than one hour is necessary, the railless 


vehicle is the more economical, and its mechanism is 
L] 


much simpler. 


Mr. Wilkinson points out that besides the relative 
economy of the railless cars, they possess certain advan- 
tages over tramways. One breaking down does not 
interfere with, or cause any delay to, other vehicles in 
service; they can draw up closer to the sidewalk for 
loading and unloading; they make considerably less 
noise than а tramcar, and offer greater facilities for 
inter-running arrangements. 

Railless cars have been in regular service in Bradford 
and Leeds since early in 1911, but the new car differs 
largely from any that has hitherto been constructed. 
We are indebted for his co-operation in the preparation 
of this article to Mr. Wilkinson, who is to be congratu- 


lated on the courageous manner in which he has tackled 
a difficult problem. 


. THE PROPOSED SEVERN BARRAGE. 


A 500,000-H.P. SCHEME. 


Wirz further reference to the above proposition, outlined 
in our last issue, inquiries at the Ministry of Transport elicit 
the following unofficial " technical details of the scheme :— 

At the Severn barrage the working period for the turbines 
will occur shortly after the ebb tide has commenced to run, 
and will continue throughout the hours of low water and until 
the tide has risen to about half its height. Owing to the 
fact that the ebb tide in the river Severn occupies a longer 
period than the flood tide, it is possible to obtain & working 
period for the turbines of approximately seven hours' dura- 
tion, which is followed by a period of five hours' duration 
during which no power is obtainable. The head under 
which the turbines will work will be, to commence with, 
about 5 ft., and towards the middle of the seven-hour working 
pone it will increase to a maximum (on spring tides) of 
The type of turbine contemplated is the mixed flow 
one, the runners being 10 ft. in diameter, with vertical axes. 
The first difficulty which has to be overcome from an elec- 
trical point of view is that of adapting the electric generators 
to the varying speeds of the turbines. In the case of the 
Severn installation the turbines will rotate at speeds ap- 
proximately between 40 and 80 в.р.м. It is proposed to drive 
the generators through helical gearing having а ratio of 
approximately 74 to 1, and producing generator speeds of 
between 300 and 500 n.P.M. The type of generator proposed 
is à D.C. dynamo of special design with a vertical axis. The 
machines will be separately excited with shunt characteristic ; 
the control will be effected either automatically, or by an 
operator controlling the excitation and load currents of the 
dynamos in such а way that the resisting torque offered by 
the dynamo will be such at any moment as to prevent the 
turbine from rotating at a speed greater than the theoreti- 
cally correct speed for maximum output under the particular 
head of water which happens to prevail at the moment in 
question. The operator will be guided by an indicator which 
will show him exactly what head of water he has to deal 
with at every moment; the greatest rate of change of head 
Which is anticipated will be 10 ft. increase, or diminution, 
in the hour. The dvnamos will produce energy at the varying 
speeds at a constant pressure of 525 volts, the average output 
of each dynamo being approximately 1,300 kw. The direct 
current so produced will be fed to rotary converters of large 
capacity, which will produce alternating current at 330 volts; 
static transforiners will next step-up from 330 to 60.000 volts, 
the pressure at which it is proposed to transmit the energy 
direct to industry from the tidal turbines. At such times, 
however, as the tidal-turbine installation. is producing a 
greater amount of power than can be absorbed by industry. 
the residue of the power will be transmitted a distance of 
about 10 miles up to the storage reservoir. where it will be 
made use of to drive motors which in turn will drive centri- 
fugal pumps to force water up the 40-ft. diameter tunnel 
into the high-level lake. The motors which it is pro- 
posed to use will have a speed of about 375 R.P.M., working 
at 2,200 volts with an output of about 13,000 Kw.; 90 per 


cent. of the motors will be induction А.С. machines, and the 
remaining 10 per cent. will be of the synchronous А.С. type. 
The induction motors will be cheaper and more easily paral- 
leled; the purpose of the synchronous motors will be to keep 
up the power factor when they аге acting as motors, and 
to supply wattless current to the induction machines when 
the whole are acting as generators. In order to save the 
cost of installing two sets of electrical machines at the storage 
reservoir it is proposed to combine in one machine the motor 
for driving the centrifugal pumps and the generator which 
is to be priven by & turbine when the storage reservoir is 
delivering power. 

Whereas the amount of power to be derived from the tides 
in the Severn estuary averages, week in and week out, about 
500,000 н.р. for a 10-hour day, it is proposed to install 
machinery at the storage reservoir to give a maximum, or 
peak output, of approximately 1,000,000 H. p. 

As regards the distribution of the energy, four principal 
outlets are to be looked for; first, in the immediate neigh- 
bourhood of the Severn estuary, and created by the growth 
of industries requiring cheap power on the banks of the 
dockised river; secondly, in the industrial area of South 
Wales, the whole of which lies within a radius of 50 miles 
of the proposed Severn barrage. A third outlet for the energy 
will be found in the English Midlands; Birmingham is ap- 
proximately 70 miles, and Stoke-on-Trent approximately 100 
miles, distant from the proposed barrage. It is anticipated 
that there will be considerable difficulty in building steam 
super-power stations in the Midlands on account of the lack 
of available condensing water in that area. The fourth outlet 
for the power is in the Thames Valley and London; London 
is 115 miles from the proposed barrage, and it may be 
possible to transmit the energy at 120,000 volts in this in- 
stance. ‘* The cost of a transmission line to London capable 
of conveying 600,000 Kw. with a 10 per cent. loss in the 
line would be approximately one and a quarter millions ster- 
ling. The cost of the line and the transmission loss taken 
together would, therefore, only add a small fraction of a 
penny on to the cost of the B.O.T. unit delivered in London.“ 

It is thought that the appropriate use for the electrical 
energy generated at the Severn barrage, having in view the 
storage power house, which is capable of producing peak 
load output at short notice, is to take up the peak load in 
industrial areas. That is to say, the Severn scheme can be 
made to work largely in conjunction with steam generating 
stations in such a way as to enable the latter to work with 
a load factor of from 70 to 80 per cent., instead of from 20 to 
50 per cent. as at present. 


The following views of Prof. F. Bacon, professor of engineer- 
ing at Cardiff University College, on the scheme are of in- 
terest :— 

One has to remember that the Severn is the thickest stream 
in the country. There is more matter per gallon in the Severn 
than in any other river, and the amount of silting trouble 
which might have to be faced due to a big obstruction of 
this kind would be a very serious matter. No mention has 
been made of the possibilities of erosion in the turbines, due 
to the presence of so much matter. The scheme differs from 
what I expected, mainly on account of the much greater power 
to be obtained, and the much greater expense involved in 
obtaining it. e system proposed seems to involve little 
risk of failure so far as its technical success is concerned, since 
it is planned on lines which have long been considered feasible 
for harnessing the tides, except that the capital expenditure 
would prove prohibitive. So far as I am aware, the only 
figures vouchsafed with regard to the economic aspect of the 
enterprise are in connection with the cost of generation, which 
will be in the neighbourhood of a halfpenny per unit. Pre- 
sumably this supposes that the total power available is being 
sold at this rate. It will surely be many years before arrange- 
ments can be made to enable the maximum capacity of the 
plant to be sold for industrial purposes. If we think of our 
children and grandchildren rather than ourselves, the scheme 
is probably fully justified, though there is the possibility that 
before that time some cheap system of electrical storage may 
have been devised, which will mean that the hydraulic system 
of storage will have been money wasted. It has been stated 
in the Press that the costs have been correctly estimated to 
within а narrow margin of 5 per cent. either way, but it 
seems hardly credible that such precision in estimating the 
cost can be seriously claimed. No one can tell what diffi- 
culties may be encountered in the construction of the barrage. 
and the rate of remuneration of labour, representing such a 
vast proportion of the total expenditure, to be spread over 
many years, is surely largely an unknown quantity. А costly 
feature of the scheme is the way in which turbines and 
electrical machinery have to be duplicated. The huge turbines 
and generators to be located within the dam have to deal 
with a load of one million horse-power, but for the most part 
they are working very much smaller loads, and sometimes are 
shut down altogether. The load factors on the motors and 
pumps at the pumping station will be equally poor. "The 
scheme is full of fascination, however, and I hope that pre- 
judiced vested interests, &c., will not thwart its fulfilment if 
economic construction can show that it is certain to justifv 
itself in the long run. Should the scheme be carried out. 
South Wales and district. will reap the main share of the 
benefit, and it would seem to be a short-sighted policy that 
local opinion should be foremost in condemning the &cheme. 
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NEW ELECTRICAL DEVICES, FITTINGS. AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest. 


* Wireless " Reflectors. 


Experience in shop-window lighting has demonstrated that 
the light should partake of the nature of a line rather than 
that of a sphere to obtain the best results, and that the re- 
flecting surface should be as effective and unobtrusive as pos- 
sible. In order to overcome the disadvantages which have 
hitherto attended the light-line method of ‘illumination, 
Messrs. HuNTALITE, Lrp., 23, Newman Street, W., have de- 
signed Wireless '' reflectors. The distinctive features of this 
system are the use of straight filament double-ended lamps 
placed in front of continuous white porcelain reflecting sur- 
faces; the elimination of all rubber-insulated flexible wires or 
exposed conductors; the whole fitting is non-combustible, and 
thus avoids all fire risks; small space 1s occupied, the porcelain 
reflectors being only 14 in. wide and 14 in. high; the ar- 
rangement of reflector and lamps provides an almost con- 
tinuous line of filament; and simplicity in fixing. The com- 
plete fitting consists of any number of lamp-lengths together 
with one end piece and one circuit connector, while for special 
cases corner pieces and make-up lengths are also supplied. 
The device consists of а white porcelain trough (fig. 1), in the 
centre of which the double-terminal straight-line lamp (fig. 2) 
is placed. А screwhole is provided for securing the lam 
length to its support. At one end the porcelain is shaped 
into a bridge, with a centre aperture parallel with the axis. 


Fic. 1.—ТнЕ ‘‘ WIRELESS REFLECTOR. 


cial use. Their aim is the construction of amall motors with 
ut least as great a reliability factor as larger motors, which 
generally receive some measure of skilled attention. 

In general construction the Scholey fractional H.P. motors 
follow in miniature the lines of the best modern electrical 
practice. They are manufactured, moreover, in the interests 
of. portability and price, to run at a very high speed, and, in 
addition, are capable of working off the comparatively high 
voltages obtaining on lighting circuits. | | 

'The armature cores are built up of thin laminations of high- 


grade electric alloy steel, carefully stamped and ground to 
'size, and accurately balanced. The makers have succeeded 


in producing sound commutators which keep smooth and true 
up to the highest speeds, and great attention has been paid 
to the commutator connections to eliminate the danger of 
open circuits. High-speed graphite brushes only are em- 
ployed. The armature laminations are assembled in position 
on the armature spindle by presses, which force them over 
a short tapered portion of the spindle on to the main seating, 
where they are held firmly in position. The armature spindle 
is hardened and ground, and runs in self-aligning radial ball 


Fic. 2.—DouBLE-EN DED TUBULAR LAMP. 


Deep channels are cut from this aperture to the two holes 
leading to the grooves which run along the base of the porce- 
lain trough. In these grooves, heavy brass rods (7 B.W.G.), 
forming the conductors, are placed. At the ends, one of these 
rods screws into the contact piece, which is wrought out of a 
solid piece of metal, and the other into a small sleeve. The 
centre contact is alternately connected in parallel to alter- 
nate conductors. At the end of the lamp run the end-piece 
connector, which is simply a porcelain bridge, forms the end 
contact for the lamp. At the other end the circuit-connector 
enables the connecting leads to be sweated in with a mini- 
mum of trouble. At the back of the porcelain the recesses 
in which the rods are run are filled in with cement, thus 
effectively insulating the rods. The porcelain base is slightly 
recessed to allow room for ventilation tl. ugh small slots at 
the back. | 
British-made Fractional-H.P. Motors. 


The increasing demand for labour-saving appliances through- 
out the world is stimulating inquiries for small fractional H.P. 
electric motors. In these circumstances it is in the national 
interest that British rather than foreign manufacturers should 
secure the business. Mrssrs. ScHoLEY & Co., LTD., of 56. 
Victoria Street, S. W. 1, have for some time past been develop- 
ing the design and construction of such motors, which they 
began to manufacture for special work during the later period 
of the war. As we pointed out on the occasion of a recent visit 
to their works, they are now manufacturing motors for their 
electric drills and the '' Premier ” electric suction cleaner on a 
large commercial scale, and are extending the d. .ciopment of 
small fractional H.P. motors for every domestic and commer- 


beurings; an ample supply of grease is provided in a cup at 
both bearings, enabling the motor to run for long periods 
without attention. The motor case of the smaller types con- 
sists of an aluminium casting carried on a foot base of the 
ваше material, adapted for fastening to any convenient sup- 
port. ‘The motors аге made in sizes from 1/d0th H.P., of the 
series-wound ‘* Universal" type; they have a high efficiency. 
are self-cooling, and will carry a heavy overload for short 
periods. Fig. 3 shows a Scholey motor applied to u 
kinematograph machine. 
'" Leonard" Plug Gauges. 


А renewable internal limit type of gauge has been designed 
to meet the demand for a limit gauge which can be supplied 
from stock in various sizes and limits required to suit general 
requirements. The gauge consists essentially of three parts, 
the go end. not-go end, and the handle, which may be 
either double or single ended as required. The handles are 
interchangeable, and one size will fit a range of plug sizes. 
The gauges are of steel hardened and ground to a limit of 
accuracy of within .0001 in. of the limit size. Used in con- 
junction with the adjustable limit snap gauges, they offer a 
most perfect system for gauging work. 

The plugs are stocked to Newall’’ Class “A” or B 
limits in sizes from 1 in. to 3 in., in various steps. In 
these, and also in the renewable standard gauges, the plug 
portion can be replaced without scrapping the rest of the 
gauge. 

Messrs. ALFRED HERBERT, LTD., of Coventry, are acting as 
sole distributors for these gauges, which were brought out by 
Messrs. A. LEONARD & Co., Croydon. 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Proposep SUBSCRIPTION INCREASE. . 

A SPECIAL general meeting of the corporate members of the 
Institution was held on December 2nd for the purpose of con- 
sidering, and if thought fit, passing the subjoined resolution 
in the manner required by Section 69. of. the Companies (Con- 
solidation) Act, 1908. The resolution was to the effect: 
(a) That the following be substituted for Article 27 of the 
Articles of Association of the Institution: 27. Persons who 
have not compounded shall from January lst, 1921, pay the 
following annual subscriptions: Members, £5 бз. (abroad, 
£4 58.) ; associate members, £3 15s. (abroad, £3 58.) ; associates. 
£4 bs. (abroad, £3 15в.); graduates, £2.10s. (abroad, £2 108.); 
students, until the end of.the calendar year in which the 
age of 21 is attained, £1 ls. (abroad, £1 1s.); students, after 
the calendar year in which the. age of 21 is attained, 
£1 IIS. 6d. (abroad, £1 118. 6d.). (b) That the fourth. para- 
graph of Article 33 beginning with the words Members 
who . . . and ending with the words '' guineas.” be amen 

by the substitution of the word four for the words two 
and a half.“ | ЭИУ. 

Mr. LI. B. Atkinson, president, by the aid of lantern: slides. 
outlined the situation. in & very and precise menner. 
The budget for 1921 showed an estimated deficit of £5,425. 
In 1912, eince when the scale of subscriptions had remained 
unaltered, the expenditure was £13,730, which with 6,600 
members worked out at 41s. 6d. per member; in 1921 the 
estimated expenditure was £31,275, or with 8,400 members 
74s. 6d. per member. It was thought that young men should 
not be discouraged from joining the Institution, and the 
Students' subscription rates should, therefore, remain un- 
altered. He dealt with some of the alternatives that had 
been suggested, showing that they would not meet the case; 
the ideal solution of the problem would possibly be the hous- 
ing of all the scientific societies under 
one roof, but that, unfortunately, was 
not a practicable: proposition at the pre- 
sent time. The requisite. amount of 
money could not be raised, and a suit- 
able building could not be built. He 
then explained that some of the criti- 
cisms which had been made against the 
proposed increase had arisen from a 
want of knowledge of the true state or 
affairs. All the facts could have been at 
the disposal of anyone who wished to 
apply for them; the proposed revision of 
subscription rates was foreshadowed in 
both the last two annual reports, and the 
hon. treasurer's statements of accounts, 
and also in the last two presidential ad- 
dresses. Finally, he stated that it was 
an error to assume that the increase was 
necessitated by the prospective return 
of the Institution to its own building; 
the real governing factors were the 
general rise in prices and exceptionally 
enlarged activity of the Institution. . The 
resolution was then put before the 
meeting by the president, and secon 
by Mr. W. B. Esson. Two or three 
other members spoke in favour of the 
adoption of the resolution, pointing out 
that the real point at issue was not 
whether the increase was justified, but 
whether it would suffice. 

Mr. F. W. Purse, who held proxy 
.papers entitling him to exercise his vote 
on behalf of about 100 members, made 
a determined effort to oppose the 
resolution, and the majority of the 
other speakers were also hostile. 
Nearly all, however, apparently con- 
sidered that some revision of the sub- 
scription rates was necessary. Ап at- 
tempt was made to defer the matter so 
that more time would be available for 
considering it, and it was urged that 
some concession should be made to coun- 
try members who were not in a position · 
to avail themselves of the full advantages 
offered by the Institution. Some thought 
that economies could be effected by, say, 
abolishing the annual dinner and the Fic 
conversazione; on the other hand, other 
speakers emphasised the fact that the In- 
stitution could not afford to neglect its social 
should entertain a certain number of visitors. The journal 
came in for a good deal of criticism. 1% was explained that 
very few members really wanted all the papers that were at 
present distributed to all, and some saving could be made by 
only sending those papers to members for which they asked. 
Further, could not the cost of printing the journal be reduced 
by accepting advertisements for publication in it? 


side, and 


service some months after the armistice was concluded: 
installation is in four sections: the main board; a battery 
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Mr. W. R. Cooper held that the present state of affairs 
would not last, and prices were bound to fall. He, therefore, 
proposed that-the resolution should be so worded that it could 
be reconsidered in two years’ time and, if then found justified, 
the subscription rates could again be modified. Mr. Purse 
pressed his c:aim for an amendment of the resolution referring 
the whole matter back, which, however, was ruled out of 
order on legal grounds. Не then substituted an amendment 
to the effect that the old subscription rates be increased by а 
flat rate of 10s. all round. Finally, the amendment was 
rejected, and the original resolution, amended on the limes 
suggested by Mr. Cooper, was carried by a large majority. 
A second special meeting of corporate members is to be held 
on the 17th inst. when the resolution will be submitted for 
confirmation. i | i 


A LARGE SWITCHBOARD, 


WE were recently privileged to inspect a splendid example of 


a modern switchboard installation at the Carnaby Street works 
of the St. James's & Pall Mall Electric Light Co., Ltd. The 


work was commenced in 1914, but only one section had been 


completed when the war broke out, and Messrs. ERNST F. 
Moy, LTD., of Camden Town, who were executing the work, 
devoted their activities to the production of war material 
to the exclusion of their ordinary business. Mr. Ernest 


F. Moy kindly secured the permission of the St. James's 


Co. for us 'to visit the station for the purpose' of ex- 
amining. the installation, which was eventually put into 
The 


and feeder board; a middle-wire board, and a regulating 
board. The main board controls the power from four motor- 


' converters, two with an output of 1,000 Kw. and two of 500 kw. 


each. The pressure is 220 volts between outers (3-wire system). 
From this board there are 12 feeders protected by a shutter ” 
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. l.—TuHB CanNABY STREET STATION SWITCHBOARD. 


type fuse on each pole. The total length of the main board 
and the battery-control board, which adjoins it, is about 70 ft., 
and the height from the floor of the engine room is 9 ft. 
The panels are of polished black slate mounted on а very 
substantial steel framework, and the whole of the construc- 
tional work and apparatus weighs nearly 49 tons. Among the 
chief features of the main board are two double-pole overload 
circuit breakers, designed to operate at 2,000 amp. These 


Аг 


conírel.interconnecting trunk mains linking up the Carnaby 
Streek works with the company’ 8 "Mason Yard sub-station. 
On 9 panel two double-pole busbar-coupling switches 
are mounted, constructed to carry a maximum current 

4,000 amp These couple up the three sections into which 
the разра. are divided when the load is light and higher 
pressures are not required. The three sections of the busbars 
are designated A, B,“ and "C. he A section 
supplies the district in the immediate vicinity of, the station, 
while B and C zare generally kept at a higher poten- 
tial to serve, consumers. in more remote districts. All the 
instruments, of which there is a great number, were manu- 
factured by Messrs. Ernest F. Moy. Ltd., and are of the 
moving cou type. The construction of the busbars themselves 
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British Thomson- Houston Co., Ltd. This section is 20 ft. in 
length. The middle wire board is situated separately from 
the main and battery boards. The out-of-balance current is 
recorded on eleven separate connections by 16-in. circular 
scale meters, manufactured by Messrs. Moy, which facilitate 
the detection of faults in the middle wire. The balance of 
the system was being well maintained during our visit, the 
maximum out-of-balance current on any connection being 
only about 20 amp. The regulating board is situated in the 
centre of the. switch room. e main features of this part 
of the installation are four double-pole, 28-way, pilot switches 
with connections to the various districts supplied by Carnaby 
Street; the usual recording voltmeters for each side of the 
system, and circular scale ammeters for the B” and C 
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Fic. 2.—A LARGE SwrrcHBoARD AT CARNABY STREET STATION. 


is of interest. They are built up of four sections of copper 
6 in. wide and 4 in. thick. Wherever it was found possible, 
all angles and connections were made by interleaving the 
sections and bolting them rigidly together. In this way 
ample air space is provided in the bars, which goes a long 
way to prevent overheating. Some idea of the amount of 
copper employed in the construction of the main board may 
be gained from the fact that the total weight of this 
item is about 12 tons. We must not omit to mention that 
one of the panels of the main board is devoted to inter- 
connecting switches, &c., between the busbars and a board 
in No. 2 engine room, which was erected by Mesers. Moy 
23 years ago. That the work was well done is substantiated 
by the faet that the board is still employed in the same 
position, controlling the output of two 500-kw. steam-driven 
generators. A notable feature of the installation is that the 
cablee, instead of being brought up the back of the board 
to the various switches and other points, are, wherever pos- 
sible, jointed to drop connections to the bars. Where it has 
been necessary to make higher connectians the cables are con- 
nected to copper rods totally enclosed in red fibre tubes. All 
small wires, such as voltmeter and ammeter-shunt leads, are 

in drawn-brass tubes. 


ze battery and feeder board. This controls a large battery 
Pers 145 cells with а maximum discharge rate of 7,800 

PE one пе шше and а normal rate of 4,000 amp. for an 
hour. The ging and discharging indicating instruments are 
by Mesars. Ferran Ltd., and the recording Ессе Бу the 


idea of the appearance of the 


busbar balancers. The. board is РИНИТТЕ constructed, the 
frame being of hollow cast iron. 
The illustrations (figs. 1 and 2) will give our readers 8ome 
board, which was designed 
throughout by Mr. Ernest: F. Moy. | | 


Trade with New Zealand Recovering,— According to The 
Times’ Wellington (N.Z.) correspondent, the British share of 
the import trade of the Dominion is rapidly regaining its pre- 
war proportions. Last year there had been improvement, but 
importers experienced such difficulty in obtaining requirements 
that they were compelled to patronise America, Australia, and 
Japan. Orders came more freely this year, and the British 


share of the total import trade for the first three quarters is 


47 per cent., against 41 per cent. last year. The American 
share fell from 26 to 17 per cent., and the Japanese from 
4} to 2 per cent. The September quarter imports have quad- 
rupled over last year’s. Before the war Britain had 67 per 
cent. of New Zealand's competitive trade. At the present 
time that proportion is practically re-established, and with 
careful handling the market may be improved, as the war 
period did not enable other countries to establish a basis of 
permanent trade. Commenting on these figures the British 
Trade Commissioner, Mr. Dalton, expresses satisfaction at the 
proof of increased British competitive ability, despite the ab- 
normal difficulties of reorganisation, and he emphasises the 
fact that British merchants are anxious to meet the needs of 
New Zealand. 
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THE DISTRIBUTION OF ELECTRICITY. 


DISCUSSION AT MANCHESTER. 


AT Manchester, Mr. W. В. Woodhouse's paper on the above 
subject, which was abstracted in our issue of December 3rd, 
was read and discussed before the North-Western Centre of 
the INsTITUTION or ELECTRICAL. ENGINEERS. 

Mr. Н. S. HarcLirrE thought that the paper invited dis- 
cussion in every paragraph. [һе reference to the time element 
in relation to capital апа expenditure on development was un 
extremely desirable one in view of the fantastic schemes which 
were put forward from time to time. Judging from some of 
those schemes one would almost think that a 200-mile trans- 
mission line was regarded as a desirable adjunct to a generat- 
ing station, whereas transmission ' was not a virtue, but an 
expensive necessity " at the present time; a very expensive 
necessity. With regard to protective gear, at the moment 
they appeared to be approaching a state of development when 
they would require super-protective gear to protect the pro- 
teclive gear. Не held that the interconnection of networks 
should be, as much as possible, through the medium of the 
extra-high-pressure transmission mains, and that the inter- 
mediate-pressure and low-pressure mains should be as far as 
possible isolated. Не couid not understand the author's re- 
mark to the etlect that the cost of overhead lines was propor- 
tional to the pressure; it did not seem right from the figures 
which the speaker had gone into, but if 1t was so he was not 
sure what the saving was, except in the transmission losses, 
by adopting higher pressure. The effect of the load factor on 
the copper losses was not always quite appreciated as it should 
be; not only were thev a peak load loss, but they also had a 
load factor which might be very appreciably lower than the 
load factor alone. А 16 per cent. difference had been cited, 
but he had known a very much larger difference than that. 
That was to say the cost incurred in generating energy which 
disappeared in those losses was very high, and they ought to 
be charged up at a figure quite as high as, or probably higher 
than, the maximum charge for energy. Further, since they 
were a peak load loss and had a load factor much lower than 
the load factor alone, they had the effect of reducing the 
equivalent total load factor, bringing the load down, and 
raising the generating cost all round. So they were the most 
expensive losses. The iron losses in transformers and 
dielectic losses in cables, which were practically constant within 
certain ilmits, could be put at rock bottom prices. Ніз 
formula respecting the cost of load factor losses was: f=F*? 
Where f=load factor of losses, and F=load factor of the load 
The author's suggestion that with the higher pressures the 
carrying capacity of the cables was reduced owing to the in- 
creased thickness of the dielectric might be true to a certain 
extent, but it was only a very small extent; the true reason 
for the reduced current density at the higher pressures was 
the very rapid increase in the dielectric losses which varied 
somewhat in the order of the square of the pressure. The 
temperature gradient in a cable was really made up of two 
gradients, the temperature gradient within and that outside 
the cable. By increasing the thickness of the dielectric the 
overall dimensions of the cable were increased, improving the 
radiating or conducting properties, but the sum total effect 
was very small indeed. It was possible, in certain circum- 
stances, by putting more dielectric upon the cable, to reduce 
the temperature of the conductor; the dielectric loss caused 
the increase in those cases without a doubt. Concerning the 
current-carrying capacity of cables, where 33,000-volt, 3-phase, 
paper-insulated cable was used: t = y a р, where a= sectional 
area of conductor per phase in sq. in. and Dp diameter over 
the lead covering in inches. The dielectric losses were not 
only proportional to the capacity and voltage, but unfor- 
tunately also proportional to the temperature of the cable and 
to the power factor of the dielectric regarded as capacitv. 
That power factor, unfortunately, was at times very high, 
dependent upon the characteristics of the cable; it might rise 
very rapidly with temperature, or comparatively slowly. What 
they wanted for high-pressure work was a cable in which the 
power factor only varied slowly with increases of temperature. 
That had a very special value, and cables of that description 
were now obtainable. There were always two sides to a ques- 
tion, and dielectric losses had their advantages. There was no 
obvious reason why the dielectric loss should increase with 
the square of the pressure; it would increase at a rather lower 
rate, but so far he had not been able to get the cable makers 
to accept that opinion. 

Mr. S. J. Watson pointed ont that the author rightly 
differentiated between the value of the losses where the genera- 
tion was by means of water power and where it was by means 
of steam plant. Once the water power plant was established 
the losses, either in generation or in transmission. were sub- 
stantially negligible; in fact, thev did not cost anvthing at all. 
whereas in the case of steam plant one had to purchase coal 
in order to mect those losses. There was n verv real differ- 
ence hetween the two methods which sometimes was not fully 
appreciated. With regard to the supply of power at a dis- 
tance to large communities in dense areas, particulars which 
the speaker had collected showed that the ultimate reauire- 
ments for industrial purposes amounted to something of the 


, 
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order of à н.р. per inhabitant, and in a larger Manchester 
with & million inhabitants the ultimate demand was bound to 
reach, and possibly exceed that figure. That was a somewhat 
rough and ready rule, but none the less it gave results which 
were approximately correct. He thought it was certain that 
they could not generate at a great distance from а load centre, 
and he could not see the slightest possibility of а 50,000-K.v.a. 
cable being brought into commercial use; 20,000 KW., or even 
half that amount, was quite sufficient to use by reason of the 
tremendous inconvenience and loss it would occasion. On 
those grounds it was exceedingly improbable that 10,000 or 
20,000 would ever be exceeded. To some extent he agreed 
that higher pressures would probably be adopted, but they 
could not overlook the fact that if they had one pressure, вау, 
10,000 volts or upwards, & second pressure of 2,000 volts, and 
a third of 400 volts, they might in certain cases appreciably 
increase the losses in effecting transformation. Where a 
second pressure was adopted it would have to be used entirely 
in the form of the intermediate pressure, say, 2,000 volts, for 
fairly large motors in industrial works. 'They must pay the 
greatest possible attention to losses; they were out to give the 
cheapest possibie supply, and any additional transformation 
must mean some loss, and, therefore, the prices must be suffi- 
clently high to reimburse them. Interconnection between 
power stations was of practical importance at the present time, 
and he entirely agreed with Mr. Ratcliffe's remarks that it 
was only the main transmission line which should be inter- 
connected with the second network. The production costs 
wanted dividing at least into three. There were the costs at 
the power station with a certain load factor; then the main 
transmission lines, which might have quite a different diver- 
sity load factor; and lastly the distributing work, which again 
might have quite a different load factor to the main trans- 
mission line and to the power station. In order to properly 
cost out the charge per unit delivered to the consumers it was 
essential to separate the power station, main transmission, and 
the distributing costs. Main transmission lines must have no 
tappings; they must run straight through from station to 
station so that there be no intermediate tappings, weak spots, 
or gear which was likely to cause trouble in operation. Over- 
head lines would continue to be extremely useful as secondary 
lines, but they were not sufficiently safe, i.e., they were sub- 
ject to interruptions which a well-made underground cable 
was not subject to. The main transmission lines and the main 
interconnecting lines should not be constructed on overhead 
lines, but for secondary purposes they might still be used to 
the extent which they deserved. ! 

Mr. W. B. №оорносзе, in his reply, stated that he had 
included in the cost of the underground cable the cost of the 
pilot wire, but not so in the case of the overhead line. He 
had hoped in that particular district to have heard more from 
the cable makers. He had rather stressed the idea of using 
cables for the transmission lines because they all knew the 
advantages and disadvantages of overhead lines; all the big 
transmission systems in the world were on overhead lines, and 
he wanted to explain the possibilities, in this country at all 
events, of putting transmission cables underground.  Difficul- 
ties of wayleaves were quite considerable, and the difficulties 
of getting away from the station were almost as great as those 
of getting the heat away from the cable, but he thoroughly 
agreed with Mr. Watson that the use of overhead lines for 
general power distribution would increase enormously. As 
time went on weaknesses were eliminated, and they were 
steadily developing a construction that was quite dependable 
for distribution. There was no doubt from experience in 
other countries that one got a very fair degree of reliability 
for transmission, but always subject to weather conditions, and 
it was just a question whether they could afford to make a 
town, such as Manchester, for example, dependent for its 
activities on whether a thunderstorm occurred or not. The 
proposal that the Government should lend the industry money 
free of interest for an unlimited number of years would be 
disastrous. It was a very rapidly growing industry, and he 
was sure that if thev followed the old sound commercial prin- 
ciple of proving each step and seeing that they could make 
it pay, in the long run they would be better off. 
When speaking of the variation of the cost of an overhead 
line with the pressure, he meant on any particular cross- 
section: of course it increased with the pressure, but not as 
rapidly as the square of the pressure. With regard to di- 
electric losses, they were very much at the mercy of the tem- 
perature, and they wanted a great deal more information. 
There seemed a prospect of getting high-pressure cables for 
something like 40,000, 50,000, or 60,000 volts, with a low loss 
at low temperatures; they had, therefore, to sce that they did 
not overheat those cables, and that the dielectric losses did 
not run up to a dangerous figure. A $ Н.Р. per inhabitant did 
not sound very much, but it worked out to something like 
700 units per head per annum. There were тегу few dis- 
tricts in this country which had got to the 300 mark, so thev 
had still a good long way to go. Tn the mining industry the 
use of power was something like 2 н.р. per man em- 
ployed. and per inhabitant apparently it worked ont to 
something like 4 н.р. They could not frame a general 
expression. for cost of supnlv to all users: these must 
he divided into classes. There was the detail distri- 
bution class in which the capital charges were possibly 
twice or three times the working costs: then the average 
power user for whom the capital charges and the working 
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costs were about equal, and there was the larger user for 
whom the capital cost possibly dropped to half the working 
costs. Ав to not tapping transmission lines between stations, 
Mr. Watson's view was to connect the stations by a ring 
main, which had many advantages but great disadvantages. 
Often instead of putting a ring round an area it was more 
economical to put, so to speak, & spinal main or a backbone 
through it, and to do all the control and all regulation at the 
central point. Не did not want to minimise the value of 
overhead lines, but if possible to have some discussion on the 
possibilities of underground cables. 


LEGAL. 


CARRIERS AND DELIVERY TO BUYERS. 


JupGe GnanaM, K. C., gave a considered judgment of consider- 
able importance to traders who dispatch goods by carriage 
or through the post, in the Bow County Court, on December 
lst. The plaintiffs in the action were Messrs. J. Evershed 
and Co., of Fairfield Road, Bow, printers and stationers, 
and they sued a number of firms all over the country for 
outstanding accounts. The Registrar of the Court refused to 
accept as proof of delivery, physically, to the buyers, the 
carriers’ receipts produced by the plaintiffs. Judge Graham 
delivered the following judgment :— | 

* Section 32 of the Sale of Goods Act says that where in 
pursuance of a contract of sale the seller is authorised or 
required to send the goods to the buyer, delivery of the goods 
to the carrier for the purpose of transmission to the buyer 
is primá facie deemed to be a delivery of the goods to the 
buyer. This section does not say that the authority must 
be in writing, or must have been given in any particular 
wav, and in my view it may be presumed to have been given 
if the facts justify such an assumption. In these cases before 
me, the buvers carried on business at considerable distances 
from the sellers, and in such cases it is the practice to deliver 
the goods to the carrier, and I think the buyer, in the absence 
of anv instruction to the contrary, must be presumed to have 
intended the goods to be sent to him in the usual manner, 
and have given his authority. The goods were in fact de- 
livered to carriers, and as delivery to the carrier is deliverv 
to the buyer, both by reason of the above section, and accord- 
ing to well-settled ]aw, there must be judgment for the 
plaintiffs, with costs.” 


TELEPHONE CONTRACT DISPUTE. 


Ix the City of London Court, on November 30th, before 
Deputy Јсрає Sir Joan Paaet, K.C., the Intercommunicat- 
ing Telephone Co. sued Robert Hitchin & Co., cloth manu- 
facturers, for £21, balance due for rent and installation 
charges in respect of a number of intercommunication tele- 
phones. | | a 

Lord Tiverton, for the plaintiffs, said that in addition to 
rent. the defendants contracted to pay 3d. ner ft. for all 
additional wire above 100 ft., the latter to be based on single 
wire. not on cable. This eventuallv led to a charge of 3d. 
per foot on an excess of 2.940 ft., which the defendants thought 
was too much. Defendants had asserted that the contract 
was not explained to them, and also that thev had heen 
induced to enter the contract by misrepresentation. "They 
stated that 700 ft. of wire was all that was necessary for 
the work, and had raised a counter-claim. 

Mr. Poyser, for the defendants, said that he had seen the 
contract. and would, therefore. withdraw the counter-claim, 
and submit to judgment for the plaintiffs. 


A FATAL PRACTICAL JOKE. 


Tur sequel to a fatal practical joke was heard іп Linlithgow 
Sheriff Court on November 95th, when a young miner, James 
Docherty. pleaded guilty to having in the bothy of a shale 
mine at Bathgate, held a piece of electric cable in such a 
way as to make a connection between a fuse controlling the 
electric lights in the bothy and an iron handle on the door 
of the bothv, whereby another miner received an electric 
shock while in the act of opening the door, from which he 
died immediately. | 

An agent, on behalf of accused, said on the Sunday pre- 
vious to the occurrence the accused himself had cot an electric 
shock, and that had suggested to the lad that he might also 
give some of his comrades a shock. In doing so there was 
no malicious intent. 

Sheriff MorraTT,. in passing sentence, said he acquitted the 
accused entirelv of wilful intent to do serious harm to anyone, 
but he could not acquit him of malicious intention in playing 
a practical joke. Не fined the accused £90. 


AN ELECTRICITY SUPPLY CONTRACT. APPLICATION TO ANNUL. 
TH? hearing of the summons taken out by the North Metro- 
politan Electric Power Supply Co., asking for an order that 
four agreements made for the supply of electrical energy to 


the 5 of Stoke Newington at certain prices and on 
specified terms be suspended or annulled on the ground that, 
owing to the alteration of trading conditions due to the war, 
they could not be enforced without serious hardship on the 
plaintiffs, was resumed by Mr. Justice P. O. Lawrence in the 
Chancery Division on Wednesday, December 1st. 

Mr. TrIDESLETW Jones, K.C., continued for the plaintiffs the 
address which he had not concluded at the previous hearing. 
After dealing with the evidence on aftidavit which had been 
filed on behalf of the defendants, he said that if his clients 
had got to keep on supplying the defendants at а price which 
was below cost, it meant that other customers would have te 
bear their proportion of the cost. his Lordship annulled 
the agreement, the position would then be that the plaintiffs 
would lose the defendants as consumers, and that would mean 
that they would be saved the extra cost of gewerating that 
energy, and that they would be able to sell 888,000 units to 
other people at a proper commercial price. On the figures 
submitted, whether on behalf of the plaintiffs or the defen- 
dants, he said that the prospect for the former was one of 
serious loss if the agreement was continued. In 1916, he pro- 
ceeded, the plaintiffs’ paid-up capital was £840,000, and by 1919 
that had been increased by £300,000. The net revenue for 
1916 was £71,000. In 1918 it dropped to £53,000, and in 1919 
it went up to £62,000. Sums were put to reserve in 1916-17-18, 
but nothing for 1919. The preference dividend was paid in 
full each year. The ordinary dividend was 10 per cent. in 
1916 and 1917; in 1918 nothing was paid, and for 1919 44 per 
cent. was paid, but at the expense of the reserve fund. The 
point made by the defendants that the undertaking was making 
a profit and that that was a material matter to consider was 
really an attempt to appropriate for their benefit the profit the 
plaintiffs were making on other people's contracts. The effect 
of the defendants' contract was cumulative. 

Mr. Jenkins, K.C., on behalf of the defendants, said his first 
contention was that upon the true construction of the Act the 
soaring prices of coal and labour were not an alteration of 
trading conditions within its meaning. His second was that 
the alteration was not one that was caused by the war. The 
third point was whether in the circumstances of the case there 
was serious hardship. Upon that there were subsidiary ques- 
tions as to what his Lordship was entitled to consider in deal- 
ing with the question of hardship. The fourth point arose 
only if his Lordship was against him on the other three, and 
that was that no reasonable offer had ever been made to the 
defendants. He submitted that the Court would only annul 
the contract if it thought that £he insisting party was demand- 
ing his pound of flesh and would not be reasonable. In the 
last resort he would ask the Court to say to the plaintiffs : 
`* You can't treat these people as if they had got no contract 
at all. You must make them an offer of something which, 
having regard to their strong position, it is reasonable should 
be made. The rise in the cost of labour and material could no 
longer be said to be occasioned by the present war within 
the meaning of the statute, but was due to the working of 
economic forces in times of what was really peace, although 
technically the war had not yet been entirely concluded. It 
was not serious hardship that the plaintiffs should go on supply- 
ing the defendants at а loss because they had other business 
which brought them in a profit. 

At this point the hearing was adjourned. 

On Thursday, Mr. Jenkins said the object of Mr. Hann's 
figures was to show by results that this was an improvident 
bargain on the part of the plaintiffs from the first, and that on 
their own showing there was a loss on it from the first, and 
the defendants suggested that the plaintiffs were now, at the 
defendants' expense, seeking to make that certain which was 
before probable, namely. to get rid of the contract and if neces- 
sary to make a new bargain on their own terms based on what 
they considered was the trading profit to be aimed at. 

Mr. TYLDESLEY JONES, in his reply, referring to the offer to 
supply on revised terms, said the defendants had full power to 
me their charges to consumers. It was the ultimate basis 
of political economy that the consumer must bear the extra 
cost. i 

His Lorpsarr said he would consider his judgment. 


THEFT. 


AT Hampstead Police Court. on December 4th, Leonard 
Marriott, 41, an electrician, of Lyme Terrace, Cumden Town, 
pleaded '' Guilty " to breaking into 8, Rosslyn Hill, Hamp- 
stead, and stealing a navy blue coat, gloves, silk, and brooches, 
and 15 £l Treasury notes, the property of Mrs. Esmond 
Addington. A remand was ordered.—The Times. 


х East ANGLIAN ELECTRICITY, (тр. 


A PETITION to confirm a reorganisation of the capital of this 
company was before Mr. Justice P. O. T.awrence in the Chan- 
cery Division on Tuesday, November 30th. | 

Mr. A. C. Caxson, K.C., for the company, said there were 
99,300 ordinary shares and 200 founders’ shares, and the only 
thing that it was required to do was to turn the founders' 
shares into 900 ordinary shares and consolidate them with 
the 99,300 ordinary shares, so as to make them all one class. 
The point was that the company had attempted to do this by 
issuing 3,000 ordinary shares to the 900 founders on the footing 
of 15 ordinary shares to one founder's share. That had caused 


` ата л 


some difficulty, and the result was that 3 rather complicated 


agreement had to be made to put the matter right. Meetings 
of shareholders had been held which had sanctioned the altera- 
tion.“ The same meetings also dealt with the workmen's shares, 
the rights of which had had to be altered because they were 
issued і in а somewhat informal way. 


His LORDSHIP gave | his approval to the scheme of reorganisa- 


tion as asked. 


IX 
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ANTISEPTIC TELEPHONES. 


In the City of London Court, on November 30th, a claim was 
by Livermore & Knight, Ltd., 190, Fleet Street, against 
Mr. R. J.. Kirby, North Finchley, for £6 17s. (^ balance of 
account for antiseptic telephone mouthpieces supplied for the 
front of telephone instruments. 
Sir JohN Pacet, K.C., Deputy Judge, found for the. plaintiffs 
for 196 Smpunt claimed with costs. 


| ^. "7  INTERFERENCE WITH А Мек. 


Ат? : Birmingham Police Court; оп. December 3rd, Alfred 
Downes, ш as the Aston Electrical Company, of 194, New 
Avenue, Acocks Green, was fined 40s. for unlawfully connecting 
a meter with an electric line without having given 48 hours' 
notice of his intention fo the Birmingham Electric Supply 
Department. Mr. MINSHALL, of the Town Clerk's Department. 
who prosecuted, stated that defendant's supply of electric eur- 
rent was cut off because he had not paid his account. It was 
found when a representative of the department went to remove 
the meter iat it the supply had been reconnerted. 


NEW PATENTS APPLIED "FOR, 1929. 


(NOT YET PUBLISHED.) 


Compiled expressly for this journa! by Messrs. Ssrtox-Joxes, O'Durt. AND 
Srevugns, Chartered Patent: Agents, 285, High Holborn, London, W. C. I. 


à е " 
November 22nd. 
Valentine. 


2.884. Sparking plugs." H. E. Ashdown. 


32,836. '' Wind-power electric lighting plant." H. November 


2nd. 
82.838. Selector switches." I. H. Parsons. November. 22nd. 
932.885. Mechanisms for step-by-step devices, &c.” мш Tele ро 


Manufacturing Co. November 23nd. à бед. 


2.889. Electric Switches: fuses, Fontrolte nt, &c." W. IL. Barber. "Novem. 
ber Rad. t cae Е teti a 

32,830. * Electric ЖОО dudharge lamps.“ J. pinterh Akt- aes. Novem. 
her 2nd. (Germany. November 21st, 1919.) eats | 

32.8.8. '* Spark plugs." Champion Ignition Co. November 22nd. (U.S., 


November nd, 1919.) 

2.09. Tramway rails and tracks.” 
November And. 
" Means for honding and fixing metal-covered. « decide cables йй 
wires." Edison Swan Electric Co. and F. C. Raphacl. November 22nd. 
„Electric switches." H. Garde. November And. 

32,937. ‘Spark plug." Ignition Co. and A. A. Thornton (Ignition Co.). 
November 22nd. 

32,940. '' Electric power transmission from fluid pressure engine to driving 
shaft or axle." J. D. Roots. November 22nd. 

32,962. '' Domestic electrical apparatus." J. F. furon. November 23rd, 

32,976. '' Renewal of filaments of valves for wireless telegraphy, ке: 5. 
Coxon and W. A. Williams. November 23rd. 


R. Haddan чп Akt-Ges.). 


32,981. '' Focusing vehicle electric lamps.” P. L. A. ооа November 
23rd. 

32,992. ** Electric overhead lines. R. ©: Horn and H. F. Tessmann. 
November 23rd. 

32,995. '' Insulated tubes.” iien Electric Co. (Western Electric. Co). 


November 23rd. 
33,002. '' Device for use with gear cases of clectric tramcars, &с.” Ј. 


Wilson. November 23rd. : 
93,004. '' Electromagnet arrangements.“ R. Fiedler and К. Höpfner. 

November rd. (Germany, February 5th.) i 
Tr: Control of electric generating plant, and switches therefor:” 


. J. Bransom and Н. J. Read. November 23rd. 
Qe “Controlling circuits of electromagnets." 
I. Wise. November 23rd. ; : 
8 * Push-button control electric lifts, &c.“ Oris Elevator Co. and 
Waygood-Otis, Ltd. (Otis Elevator Co.). November 23rd. 
38,048. Electric speed regulator systems.“ Metropolitan-Vickers Electrical 
Co. November 23rd. (U.S., January 12th.))* i 
33,056. “ Wireless transmission of signals.” 
93га. (U.S., August 27th, 1917.) 
33,057. ‘‘ Wireless phonographs, &c.” 
(U.S., June 4th, 1918. 
33,058. “ Directing and controlling self-propelled torpedoes, &c." E. C. 
Hanson. November 23rd. (U.S., June 4th, 1918.) 


A. West & Co. and 


E. C. Hanson. November 


E. с. Hanson. November 23rd. 


33,059. © Radio-signalling systems for life boats," E. C. Hanson. Novem- 
ber 23rd. (U.S., February 90th, 1919.) | 
33.060. *' Locating ore bodies by electrical means." E. €. Hanson. Norem- 


ber 23rd. (U.S., May 7th, 1919.) 


33,061. *'' Electro-therapeutic apparatus." E. C. Hanson. 
(U.S., July 12th, 1919.! 


‚. November 23rd. 


33.062. '' Telephone apparatus for the deaf." E. C. Hanson. November 
23rd. (U.S., June llith, 1919.) Y ; 
33,063. '' Wireless transmission of speech." E. C. Hanson. November 


23rd. 08, June 18th, 1917.) 


33.068. Electric lighting. 


heating. and power installations.“ W. J. 
Branson d H. J. Read. J 


November 23rd. 


. Os. Electric switches for ships’ use." G. P. Dennis. November 24th. 
33.099, Connecting fittings for electric lights, &c." F. J. i 
November 24th. i р E 
39.107. Flectric tail lamp for motor cycles, "AL 
„ p | ycleg, cars, Kc. F. Hammer. 

33,116, '' Electric are lamps.“ F. Raven. 
jule 12h ) P e ovember 24th, (Germany, 
33,117. ‘Sparking plug." R. B. El!lott. November 94th. 
** Electric fuse contact." R. Timmins. November 94th. 


38,122. 
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November 24th. 

33,158. .“‘ Electrical. starting mechanism for internal-combustion engines." 
H.-Lucas and W. C. Turner. November 24th. 

33,160. „ Accumulators for starting and operating internal-combustion en- 
gines, Kc." S. 2. de Ferranti. November 24th. | 

33,169. “ Mounting brush-holders upon electric motors.” 
November 24th. (France, December 24th, 1919.) 


. 93,139. * Automatic electric switch.“ C. Donovan. 


B. Platschick. 


0218. " Means for recording telephone calls." A. W. Wood. November 
33.192. “ PortabJe electric light and power plant." C. H. Ferguson. 
November 24th. 

8.267. Typing by wireless. C. H. Keeling. November 25th. 

33,289. '' Aerials for wireless signalling.“ H. T. Ellis. November 25th. 
33.292. Electric junction boxes, &c." W. H. Ainsworth, H. Bailey, and 
H. Hopkinson. November 25th. 

33.303. '' Recording and reproducing sound waves." C. H. A. Bennett 


and L. T. M. Gray. November 25th. 
33.319. Train lighting, &c., dynamos." W. Heaton and J. Stone & Co. 
(Heaton). November 25th. 


33,342. '' Sound recording and reproducing machines, " F. Adams. Novem- 


ber 25th. (U.S., January 3lst.) 

33,364. “ Devices for енш. sparking plugs and magnetos." Е. Hammond. 
November 26th. 
33.369. '' Electric iron." E. Bassett.. November 26th.  . = 


33.393. ‘ Alternating current generators." H. Church, Crompton & Co., 
and W. G. Smith. November 26th. — | | 
33,397. Electric window cleaner.” W. C. Comber. November 96th. 
33,441. Champion Ignition Co. November 36th. (U.S., 


* Spark ue 
November 26th, 191 | 


98,01. - -“ Giving liquids an electiteal discharge." E. E. Littlefield. Novem- 
ber 26th. n" 
33,478. “ Cantrivance to ensure secrecy of conversations by telephone.” 


A. C..Ingle (Speight) and R. Speight. November 26th. 


33,48). “ Direction-finding for sound waves, &c." T. G. Hodgkinson. 
November 26th. | 

33,500. - ** Fitting for mechanical or electric horns." W. S. Adams. Novem- 
ber 27th. 


33,509. “ High-tension electric ignition devices for internal-combustion en- 


gine" R. Bosch Akt.-Ges. November 27th. (Germany, February 19th.) 
33.515. Electric lamp and кн holder." А. N. Haddow and A. P. 
Rutherford. November 27th. - 
33,23. Control of electrical he ating apparatus," . R. J. Barker, E. С, 


Moore, and F. Wilde. November 27th. 
3.500. Chain for driving dynamos, &c" E Lycett. November 27 h. 
383,546. “ Electric accumulators, &c."' H. Leitner. November 27th. 
33,556. ^' Sparking plugs, &c." G. Bradshaw, D. D. Esson, and G. A. 
Henchew. November 27th. { 4 me i 2n 
33,962. "'* Electric batteries.“ D. Pepper. November 27th. 
29th, 1919.) ., P 


„+ 


(U.S., November 
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ч "PUBLISHED " SPECIFICATIONS. - | 


The REN ia parentheses are tbose under which the specifications will Le 
printed and abridged, and all subsequent proceedings will be taken. . 


>. <- ~.a- 


1916. 


16,427. ‘ Enclosed electric arc devices." British Thomson-Houston Co. 
(General Electric Co.). November 16th, 1916. (153,331.) 

ie, d з " 1918. 

58M) “ Electric radiators.” C. O. Poole, R. С. Manifold, and A. R. 
Huntington. E uud 20th, . 1818, GS) 4 ч 

| 1018. 

11.554. Automatic telephone line-finder sxstems.“ W. Cross (D. S. 
Hulfish). May 8th, 1919. (153,340.) ‘ f 

16,705. “Coil winding machines." Igranic Electric Co. and S. R. Wright. 
July 3rd, 1919. (163,3509 ; | К 
18.458. Electric signalling systems." Western Electric Co. (Western 
Electric. Co.). July 24th, 1919. (153,357.) UN 

18 318. “ Electrical heating elements" Е. J. Hazelton.. July 30th, 1919. 
(153,368 | . | 

18,975. “Electric motors." A. Heurtebise. July 311, 1919. .(153,970.) 
19.014. Electric lamp holders for the lamps of motor and other vehicles.’ 
R. F. Rowe. July 13th, 1919; (153,376.) 

19,056. “ Electric heaters.” British Thomson-Houston Co. (General Electric 
Co.). August Ist, 1919. 83,378.) | 

19,102. *' Electric switches.” | A. Pouchain. August 14th, 1918. (131,285.) 


19,284. ‘* Magneto-electric machines.’ 
tion. September 27th, 1918. (133,025.) 
20,343. ''Sparking plugs." W. Miller. August 19th, 1919. (153,401.) 
20,531. Alternating current relay." Automatic Telephone Manufacturing 

Со. and G. W. Flynn. August 21st, 1919. (Addition to 121,385.) (153,405.) 
20,760. ‘‘ Senderless automatic telephone satellite systems.“ Western Elec- 
tric Co. and G. Deakin. August 23rd, 1919. (153,407.) | 
21.190. ''Fiywheel magneto devices -for internal-combustion engines.“ Vil- 
liers Engineering, Ca. and F.. Pountney. August 28th. . 1919. (153,411.) 
21,293. “ Regulating systems for electric circuits." British Thomson-Houston 
Co. (General Electric Co.). August 29th, 1919. (153,412.) 
91,548. “ Automatic time switches or interrupters for use in electrical 
circuits.“ J. J. Bjerregaard.. July 13th, 1917. (132.255.) 
ere ““ Electric incandescent lamps." G. Calvert. September 13th, 1919. 
(153,421. | 
23.096. Device for securing electric cables.“ Crompton & Со. and W. F. 
Jones. September 19th, 1919. (153,431.) 


American Bosch Magneto Corpora- 


28,628. -'' Safety ‘controlling gear for electrically- "E vehicles." R. 
mes ‘ Sons and F. Garrett. November 19th, 1919. (Addition to 103.617 
hd 40 
30. 113.“ Adjustable connection for electric light fittings." H. Hubener. 
December 2nd, 1919. (153, 471.) Я 
1920. 
8.737. © Electrically-operated sound generators." M. 1. Pupin. February 


4th, 1918. (139,497.) 
5,925. '' Telephone systems.” 
end 1919. (143. 793.) 
7,831. ‘ Electric switches."  Tgranic Electric Co. (Cutler Hammer Manu- 
facturing Co.). March 16th, 1920. (153,524.) 
8.801. ''Searchlights." Siemens & Co., Geb. August Ist, 1917. (140,799.) 
19,225. .' Devices for controlling electric discharges through vapours,. and 
methods of operating said devices.“ British Thomson-Houston Co. (General 
Electrie Co.). April 15th, 1915. (Divided application on 5,684/15.) (158,532.) 
17.048. Type . telegraphs.” Siemens & Halske Akt.-Ges. December 
]6th, 1918. (146.123 


Automatic Telephone Nase Co. May 
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GERMAN COMPETITION IN -THE 
" ELECTRICAL TRADES. — 


Every day brings ev idence of the fact that. erinany. is 
making another bid for the manufacturing trade of 
this country. 

The Board of Trade returns recently published show 
that: (1) The imports of manufactured and. partly 
manufactured goods from Germany for nine months in 
1913 amounted. to 41 million pounds. (2) The imports 
from the same source, for the sunie period of the pre- 
sent vear (1920) totalled 17 million pounds. | 

The full significance of these figures can be realised 
by a reference to past historv. Memories are proverbi- 
ally short, and it may not be amiss to recall what the 
position was befóre the war and after the war started. 

Before the war Germany by her policy of peaceful 
penetration " had managed to secure something like 
&0 per cent. or 90 per cent. of the British trade in 
electrical accessories. This had been accomplished by 
dumping immense quantities of these goods at prices 
which made the production of such articles unprofitable 
to British manufacturers. This naturally had the 
anticipated and hoped-for result of discouraging or 
freezing-out would-be makers, leaving a few old-estab- 
lished firms to share amongst them the small balance 
of business obtainable from those (unfortunately. now 
во few) who had a preference for good-class British- 
made goods. "l'hen came the war! 

When the war started the Government of dita country 
soon found that British makers of electrical accessories 
were quite unable to furnish sufficient of these articles 
to meet urgent war requirements. British makers were 
immediately urged to get a move on, and other firms 
decided to take up the manufacture, helped no doubt to 
that decision by the Government promise of protection 
after the war. The whole country seemed to be fully 
alive to the fact that our pre-war policy of allowing 
Gerinany to get the trade into her hands was wrong. 
Never more! said the Government, must this thing 
happen. After the war we will bring in a Bill to 
prevent it. Never more! echoed the Press. One comic 
paper (very comic it appears now) published a cartoon 
of “the bravest man in this world.“ depicting a Ger- 
man traveller about to land on these shores. 

And now, in this year of grace and peace, how do 
we stand? The Bill that was to prevent the British 
manufacturer from losing his trade to Germany has been 
postponed to next session, but the Government is still 
(two years after the war) giving the, matter anxious 
consideration.“ 

The Press now appears to be undecided ; one Birming- 
ham paper a few days ago expressed the view that“ we 
must approach this question (of trading with Germany) 
sympathetically, in view of the increase in unemploy- 
ment.“ the implication being that by importing German 
goods we should reduce unemployment; and so, no 
doubt: we should—in Germany. 

In a recent issue of the ELECTRICAL Rev IEW we re- 
ported that ‘‘ all the electrical works in Germany are 
full of work, and have heavy and pressing orders on 
hand. including large orders from England, &c.' 

We have recently received from correspondents par- 
ticulars of electricitv meters offered by a Swedish firm. 
of German manufacture, and motors and generators 
offered by a company with an English name but foreign 
directorate. domiciled in London. these machines also 
being of German make, the prices in both cases being 
extremely low; doubtless there are many other channels 
by which German products ‘reach this country. 
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Meanwhile the British manufacturer views with dis- 
may his empty order book, dismisses the workpeople for 
whom he can no longer find employment, and wonders 
how long he can continue to stock the goods for which 
he has no sale. E 

The German traveller, who was to have been met by 
the Britisher with а dog-whip in one hand and a replica 
of the Lusitania medal in the other, is with us once 
again, and plentiful supplies of German-manufactured 
goods are on sale in every large town in England. 

Whilst British workpeople are walking the streets 
looking for work that has gone to Germany, English- 
men (1), many of whom just escaped internment during 
the war, are planning trips to the Fatherland with the 
intention of handing over the balance of British trade 
to their friends. The firms these good people represent 
(or misrepresent) are not feeling any slump—of course 
not. Whilst the war was on they supported the British 
manufacturer (and duly advertised the fact), but they 
now have no further use for him. 

From the Board of Trade figures referred to at the 
commencement of this article, it will be seen that the 
Germans have already got back over 40 per cent. of 
their pre-war total of British trade, and it seems 
fairly certain that by the end of another year, the 
remaining 60 per cent. will fall into their hands. Thus 
the Englishman's “© nevermore " can be translated into 
a term of about three years. Ава German said: ‘‘ We 
Germans can never be gentlemen, and Englishmen will 
always be fools.” 

ОНИ 


Tue present time is probably a crucial 
one in the history of the electricity 
supply business. The industry is 

faced at the present moment with the 
task of giving the Whitley scheme its final form. The 
industrial future of the industry will, in a great mea- 
sure, be governed by what shape is now given to the 
scheme. ‘There are two main questions outstanding: one 
is the formation of District Joint Boards for the staff 
(in conjunction with the National Joint Board); and 
the other, the relationship which, in future, is to be 
maintained between the four employers' associations and 
the Joint Boards and Industrial Councils. 

At present the position is that the Whitley report has 
been followed with regard to the construction of the 
National Board and the National Council, but lias not 
been followed with regard to the construction of the Dis- 
trict Councils. There is consequently an anomaly which 
has given rise to proposals to amend the present arrange- 
inent. The Whitley report suggests that the representa- 
tion of the employers on both the National Council and 
the District Councils should be by members appointed 
directly. by the employers’ associations. Now, the 
National Council and the National Board have been com- 
posed in this way. But the employers’ representatives 
on the District Gouncils have been appointed direct, by 
the local undertakings, without reference to the em- 
ployers’ associations. The question has now been raised 
as to direct representation of the District Councils on 
the National Council. If this were done, that is, if 
the National Council were elected by the District Coun- 
cils, all direct control by the em loyers’ associations 
would be abandoned. If the representation of the Dis- 
trict Councils on the National Council is partial, then 
to that extent the direct influence of the associations 
will be diminished. Whatever is done in this way in 
connection with the District Councils will necessarily 
follow in the construction of the District Boards, and 
vice versa. The efiect of the National Council being 
derived directly from the District Councils would be 
that the Councils as a whole would become independent 
of any other organised body. That is, the final autho- 
rity, the National Council, would be reached by the 
individual undertaking only through the District Coun- 
cil. In other words, the power of the individual under- 
takings would be greatly reduced, and the power of the 
Councils as a whole correspondingly augmented. 


The Whitley 
Scheme. 


The recent dispute over the recommendations issued 
by the National Joint Board with regard to technical 
staffs raised amongst other things, this issue. Ап 
individual undertaking demurred (we put it mildly) 
to acceptance, saying that the award was issued by a 
body in the constituting of which it had had no direct 
voice, and that it had had no opportunity of presenting 
its views as to adjustment to local conditions—in a 
word, that there was no District Board. 

The completion of the organisation of the Whitley 
scheme is thus obviously a matter of immense moment to 
the industry, and one demanding the most serious delibe- 
ration. An ill-organised set of Councils and Boards is 
clearly а danger. Оп the other hand, once soundly 


organised on а permanent basis, they will form а power- 


ful factor for good if it be true that cordial co-opera- 
tion between employed and employers is possible. But 
everything depends on their equipment. 

At the present moment, the weaknesses of their anoma- 
lous organisation are being felt in the lack of co-ordina- 
tion in policy between the various District Councils of 
the country. Тһе fact that the employers' associations 
have no direct representation on the District Councils 
means that at present there are no means by which such 
co-ordination is possible. Any co-ordination by way 
of the National Council is debarred by the fact already 
mentioned, that the District Councils have no direct 
representation on the National Council. 

The foregoing, then, are some of the elements in the 
problem with which the industry is faced The 
alternative courses open to the employers’ side are: — 
One, to let things settle themselves haphazard ; the other, 
which, if it is to be done at all, must be done imme- 
diately, is to decide on 4 detinite and comprehensive 
policy. | 


—— — — — 


THe young engineer who is tempted 

Employment to accept service abroad, whether under 
Abroad. the Secretary of State for India or a 
Colonial Government, should take a 

legal opinion before he signs his contract. The import- 
ance of doing this was emphasised in the case of Den- 
ning v. the Secretary of State for India, which was 
heard before Mr. Justice Bailhache on November 29th. 
It was there decided that а Crown servant, against whom 
no misconduct is alleged is liable to dismissal at the 
pleasure of the Crown without notice, even if the form 
of agreement under which he has been engaged implies 
that, except in the case of misconduct, the engagement 
can be terminated only by notice. The facts of the cuse 
(as reported in The Times) were such as to induce the 
learned judge to say that he sympathised with the plain- 
tiff, and to suggest that those who advised the Secretary 
of State should adopt a form of contract which would 
be less misleading. It appears that the plaintiff signed 
a contract in writing on September 30th, 1909, under 
which he was employed by the Secretary of State as 
superintendent of industries and inspector of technical 
and industrial institutions in Bengal for five years from 
his reporting his arrival in Calcutta. He commenced 
work in 1910, but on January 8th, 1913, his employ- 
ment was terminated on purely medical grounds. 
There was no suggestion of misconduct. We anticipate 
that it will be a surprise to some lawyers and to most 
laymen to be informed that when a contract to serve 
a definite term with the Crown is put into writing, and 
that writing specifically states that there may be dis- 
he rule that а Crown servant 


missal for misconduct. t | 
may be dismissed at His Majesty's pleasure 18 still to 
is sound in its general 


be applied! That such & rule 
application may be admitted, but we venture to agree 
with the learned judge that no one who was not fami- 
liar with the law on reading the contract could suppose 
that the person engaged was liable to dismissal without 
notice at the pleasure of the Crown." That he was of 
opinion that the plaintiff was harshly treated appears 
from the fact that Mr. Justice Bailhache dismissed the 


action, but without costs. 
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NEW PICCADILLY RAILWAY ROLLING STOCK. 


Ox Wednesday, December 8th, a party consisting of repre- 
sentatives of the Press, and others interested, took part in 
an inspection and trial run of the first of a series of new 
trains being placed in use on the Piccadilly (London 
Electric) Railway. 

Forty of these cars were ordered from Messrs. Cammell, 
Laird & Co., Ltd., in 1919, and delivery was promised by 
the middle of the present year. Owing to labour troubles 
and the difficulty of obtaining materials, however, delivery 
has only just commenced, but it is hoped to complete four 
per fortnight, and во the whole of the cars should be in 
service early next year. The cost of the order amounts to 
about £120,000. 

The length of the new car (fig. 1) is 50 ft. overall, and a 


giving a mellow reflection. The alteration of the roof to 
an elliptical shape from the usual clerestory type gives a 
more efficient reflecting surface ; roof advertisements are to 
be restricted. Emergency lighting is supplied from a 
storage battery, and comes into operation automatically 
immediately a failure occurs in the ordinary lighting. 
The door arrangements are а new departure in electric car 
construction. The car has single sliding doors at one end 
and double doors in the centre, and it will be seen from the 
illustration (fig. 3) that ample means of ingress and egress 
are provided. The whole of the doors are controlled by the 
guard of the train. They are opened and closed by com- 
pressed-air apparatus, electrically controlled. Should 
a passenger caught in a door while it is 
being closed, the door will immediately return to 
the “open” position. The guard, by looking along 
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Fid. 1. —GENERAL VIEW OF EXTERIOR OF NEW ОАВ. 


&" » 
Fie. 2. —Vi&W or INTERIOR OF CAR. 


number of new features have been embodied in its con- 
struction. The seata, which are arranged parallel to the 
length of the car, accommodate 44 passengers, and are made 
more comfortable by giving them a backward inclination. 
They are upholstered in imitation leather. The corridor 
is much more ample in this type owing to an extra 10 in. 
in the width of the car. Straps are not provided for 
standing passengers, but the usual rails are brought a little 
lower for use as hand-raile, while vertical rails fitted 
between the seata and the roof are provided in addition. 
The lighting is extremely good, as the view of the car 
interior (fig. 2) will show. It will be seen that the lights 
are arranged in pairs at frequent intervals. Above the 
waist of the car the interior is painted cream colour, 
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FIG. 3.—SLIDING DOUBLE-DOORS, 


the train, can see if all doors are closed, by means of 
indicators (seen in fig. 3) which close in when the doors 
are shut. The motorman cannot receive his starting signal 
until all the doors are closed. 

It is intended to run these new cars in trains of six, and 
the old cars thus released will be added to the existing five- 
car trains in order to make a continuous six-car service. 
This will mean an all-round strengthening of the services 
and a relief of the present congestion. It is stated that 
Ше new cars represent an addition of over 26 per cent. to 
the existing car strength of the Piccadilly line. The new 
trains will make about 12 journeys during the “ rush 
hours " of the day, and will, therefore, provide additional 
accommodation for 21,120 passengers daily. | 


ELECTRICITY IN 


Fros the recently-issued reports of H.M. Inspectors of 
Mines, we learn that the total quantity of coal obtained 
in the year 1919 was 229,779,517 tons, which includes 
an amount of 36,389 tons obtained from open quarries. 
The total obtained in 1918 was 227,748,654 tons, so 
that there is an increase of over two million tons, which 
whilst satisfactory, is very far below the output for the 
vear 1913, which was 287,111,869 tons. The total 
inineral output for the year 1919 was 239,600,939 tons, 
which includes coal, fireclay, ironstone, oil shale, and 
other minerals, but in each case the output is very 
considerably below that for the year 1913, when the 
total mineral output reached 301,611,353 tons, being 
the highest output on record in this country. The 
miners, however, are working one hour per day less, 
which—in spite of all the assurances from the miners 
and others who thought they knew all about the miner 
and coal getting, that output would not be reduced— 
will account for much of the reduction, as in 1913 there 
were employed under the Coal Mines Act 1,127,890 per- 
sons, and in 1919, 1,191,313, or 63,123 more employés 
for 62,010,414 tons less output. This is very far 
from being satisfactory, and it 1s to be hoped that both 
coal owners and miners will not only settle their differ- 
ences at the conferences now taking place, but will 
investigate thoroughly the reasons for the smallness of 
the output, and devise means and methods for increasing 
it. A plentiful supply of coal is vital to the life of this 
country. 


With regard to fatal accidents, it is satisfactory to . 


record that the year 1919, though not the lowest, was the 
lowest but one in the death rate, this being 4.67 per 
1,000,000 tons raised, 0.3 more than the lowest 
record, which was in the year 1914. Still it is very 
sad to know that coal-getting cost 1,118 valuable lives 


in 1919, and it is the sincere wish of everyone con- 


nected with the industry that this dreadful yearly toll 
of human lives may be reduced. On this point it is 
stated by Mr. Wilson, Divisional Inspector for the 
North of England, that '' taking the fatalities as & whole, 
45. per cent. of them were avoidable by ordinary care and 
precaution." Again, Mr. J. Dyer Lewis, in referring 
to fatal accidents due to-the use of explosives, says: 
'* I regret to report that all the fatal accidents resulted 
from breaches of the regulations, or. want of ordinary 
care." Again, with reference to shaft .accidents, we 
read: It is singular that pitmen will not use life-belts 
or other appliances provided for their use when examin- 
ing or repairing shafts.’ 

With regard to coal-cutting machinery, it is satisfac- 
torv to note that its use is still increasing. In the Scot- 
land Division the inspector reports: '' There was an 
increase of 108 in the number of coal-cutting machines at 
work, and of 177,364 tons in the quantity of mineral 
obtained by them, compared with the figures for 1918. 
The total quantity of mineral cut by mechanical coal- 
cutters was.10,379,495 tons, of which 9.507,912 tons were 
got by machines driven by electricity, and 871,583 tons 
hy machines driven by compressed air. А comparison 
with the figures for 1913 shows that 313 more machines 
were employed and 1,044,043 tons more obtained by this 
means in 1919 than in 1913, and 40 fewer driven by 
compressed air. The number of mechanical convevors 
in operation at the working face during the year was 
105, compared with 125 in 1913." 

In the Northern Division the inspector reports: 
The use of coal-cutting machines has made some head. 
wav during the last five vears, and probably would have 
made more progress if the machines themselves, and 
more particularly the air compressors 10г generating 
the power, had been available. 

During the year 1914. the last vear for which the 
figures. were given, 3.574.312 tons of coal. 6.8 per cent. 
of the :total output, were obtained by the use of 702 
coal cutting machines. In 1919 the quantity so wrought 
had ihcrensed to 4. on Dae tons, or 10 per cent. of the 
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total output, and the number of machines had gone 
up to 1,025 ; the greater increase by far is in compressed 
air machines. The number has advanced from 546 in 
1914 to 854 in 1919, а jump of 56 per cent. ; whereas 
electrically-driven machines have advanced only from 
156 to 171, or 9.6 per cent. The application of coal 
conveyors has not made the same strides; the number in 
use in 1919 was only 87, as compared with 68 in the 
year 1914. 

There is not much doubt but that greater develop- 
ments in these labour-saving appliances will take place 
in the future, as the diminishing quantity of hand-got 
coal will compel the resort to every known device for sup- 
plementing the output.“ 

In the York and North Midland Division the inspector 
reports: '' The quantity of coal obtained by coal-cutting 
machines was 6,979,454 tons. The coal-cutting machines 
employed numbered 880, made up of 269 disk, 110 bar, 
334 chain, 162 percussive, 5 rotary heading. , The 
number of mechanical conveyors in use was 162. 

In the Lancashire, North Wales, and Ireland Division 
the inspector reports: The quantity of coal obtained 
by coal-cutting machines was 2,780,092 tons, of which 
2,456,794 tons were got with machines worked by com- 
pressed air, and 823,298 tons by electrical coal cutters. 
There were 737 machines worked by compressed air 
and 58 worked by electricity. There were › 45 coa] con- 
veyors at work in the division.' 

In the South Wales Division the 805 reports: 
The quantity of coal obtained by coal- cutting 
The number of disk 
machines in use was four, the number of bar machines 
in use was 38, the number of chain machines in use 
was 104, and the number of percussive machines in 
use was 36. The number of mechanical conveyors at 
the working face was 285. The above machines were 
used in 56 mines. The figures show an increase of 26 
coal-cutters, and an increase of 73,243 tons of mineral 
cut over that of the preceding year. There was an. 
increase of 71 conveyors.“ e 

In the Midland and Southern Division the inspector . 
reports: The quantities of mineral obtained by coal- 
cutting machines were: Coal, 2,243,389 tons; fireclay, 
800 tons; and ironstone, 401,475 tons. The coal- -cutting 
machines employed numbered. 411, comprising 39 disk, 
26 bar, 206 chain, 136 percussive, four rotary heading. 
The number of mechanical conveyors in use was 28. 

The following tables give particulars relating to the 
use of coal-cutting machinery: 


1918 1919 
Number of collieries where machines a are 
at work E e из ux 605 729 


Number of machines 4,041 4,482 
Work by electricity 1.797 1,950 
Work by compressed air 2.244 2.532 
Mineral obtained : 97 873,646 28,081,017 - 
Number of conveyors at Baal face h- 8 613 712 


Coal-cutting machines driven by electricity: disk, 
816; bar, 489; chain, 573; percussive, 7; rotary head- . 
ing. ö; total, 1,950. 

Coal-cutting machines driven by compressed air: Disk, 
j88; bar, 128; chain, 400; percussive, 1,598; rotary 
heading, 18; total, 2,532. 

Gross total in 1918, 4,041; gross total in 1919, 4,482. 

The extent of application of electricity to mining 
machinery 1s shown in the following table for the coal 
mines, which number 1,492:— 

Surface.—Winding, 51.968 H. P.; ventilation, 77.176 ; 
haulage, 44,714; coal washing and screening, 75,011; 
miscellaneous, 193,764; total, 440.633 н.р. 

Underground.—Haulage, 241.123 f. p.; 
210,486; portable machinery, 55,791; 
19,921; total, 537,321 н.р. 

Gross total, 1.027.954 H.P. 

The extent of application of electricity to mining 
machinery is shown in the following table for the metal. . 
liferous mines, numbering 77:— 


pumping, 
miscellaneous, 
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ventilation, 9; 
haulage, 904.5; miscellaneous, 7,857.5; total, 10, 633.5 
H.P. (including 742 н.р. not detailed). 


Surface. —Winding, 1, 120.5 R. p.; 


Underground.—Haulage, 1,393.9 H.P.; pumping, 
1,392.5 ; portable machinery, 18.5 ; miscellaneous, 1,039 ; 
total, 10, 282.5 H.P. Cne uding 449 н.р. not detailed). 

Gross total, 20,916 H.P. 

The next table shows the increase in the growth of 
the use of electricity for all purposes :— 


1918. Per cent. increase 1919, Percent. increase 

H.P, on preyious year. AH. r. on previous year. 
Surface „ 416, 775 6°39 441 606 5'96 
Underground 548,592 5:12 587,321 7 06 
Total * 965,367 566 : 1,028,927 6°58 


The number of  electrically-driven  coal-cutting 
machines in use at the end of 1919 was 1,950, an in- 
crease of 153 over the number in use at the end of 1918. 
The increase was 8.5 per cent., as against an increase 
for the previous year of 3.3 per cent. only. 

During the year 1919 there were in all nine fatal 
accidents at mines definitely due to electricity which 
were investigated by Н.М. inspectors of Mines. These 
nine accidents caused nine deaths. In addition elec- 
tricity was suspected to be a contributory cause in an 
accident whereby an explosion of firedamp and air 
resulted in the death of six persons and serious injury 
to six others. 

Of the nine electric shock accidents above referred to, 
three took place on the surface and six below ground. 
The figure tor electric shock accidents below ground is 
the same as in the previous yenr. | 

Number of persons killed by electric shock below 
eround in coal mines: 1907, 10; 1908, 12; 1909, 13; 
1910, 15; 1911, 9; 1912, 7; 1913, 13; 1911, 4; 1915, 8; 
1916, 4 ; 1917, 2; 1918, 6; 1919, 6. 

The following are short details of the circumstances 
relating to the accidents :— | 

1. Deceased received a fatal shock from the framework 
of a coal cutter when the machine was running. The 
accident was due to joining together two lengths of 
traling cable, by which the frame of the coal-cutting 
machine was connected to the inner (live) core of: the 
concentric cable instead of to the outer (dead) core; 
also to a fault in using a trailing cable with a break 
in the earth connection. 

2. Deceased, a by-worker, pulled the pomel of a 4-core 
trailing cable out of a conveyor motor starter with the 
current on. Through a defect the pomel became elec- 
trically charged, and the neutral point of the 500-volt, 
3-phase system being earthed, he received a fatal shock. 

3. A haulage motor having refused to start, the fire- 
man opened the door of the switchbox to see if anything 
was wrong, and deceased, who was standing by him, 
suddenly put his hand into the box, and touching the 
live terminals, was killed. 

4. Deceased was killed by an electric shock froin the 
haulage rope of a coal-cutting machine. The supply 
was alternating current at 440 volts; the machine cas- 
ing and the rope became alive owing to the trailing 


cable becoming jammed under the machine, and being 


damaged to such an extent that there was direct con- 
tact between the machine and one of the power leads 
in the cable. ! 

5. While engaged in cutting the coal a hort“ 
developed on the machine, and owing to the pin con- 
necting the earthing system to the machine becoming 
loose and defective, а inan received so severe a shock that 
it immediately killed him. 

6. Deceased removed an electric lamp from the holder 
in the blacksmiths’ shop at the surface, and whilst 
tampering with the live terminals of the lamp holder, he 
received a fatal electric shock. 

7. Deceased was found beside a switch, which he had 
just opened to stop a motor. The switchboard was 
bolted to a light iron frame and subject to great vibra- 
tion; the switchbox had been partly pulled away from 
its fastenings, and the connection to the earth conductor 


was broken. 
b 


: coal-cutting machine. 


8. Deceased was killed by leakage of current from a 
The cause or source of the leakage 
could not be discovered ; the protective earth circuit was, 
however, defective. The bat connector at the gate end 
box had not been properly fixed, and the holding bolt 
was not screwed home. The connection to earth, there- 
fore, at this point depended entirely upon contact 
between the metal surface of the bat and the box or 
socket into which it was fitted. It was found afterwards 
that through corrosion of the metal of the bat and ac- 
cumulated dirt upon it, the conductance of its surface 
was nearly nil. 

9. Some electric lighting cables with merely & braided 
covering, and carrying a current at 220 volts, were 
held up by a temporary pole where they crossed & con- 
veyor. The chain of the convevor got out of its runners, 
and whilst it was being replaced, deceased, although 
warned, touched one of the cables and received a fatal 
shock.. 

Although there was no increase from the previous 
year, and the record 1з satisfactory to that extent, 
consideration of the details of each accident given above 
shows that without exception all might have been 
avoided by attention to simple and well- established safe- 
guards. The fact that five of the six fatalities occurred 
to persons engaged in operating coal-cutting machinery 
is significant of the necessity for better supervision and 
maintenance of. this form of plant. АП were due to 
defects in the earthing circuit. The following gene- 
ralised remarks by Mr. Horsley, the Electrical Inspector 
of Mines, on the subject of trailing cables and connectors 
should be carefully noted and considered py the manage- 
ment of mines at which electricity is used with portable 
motors for coal-cutting or other purposes. 

One point emerges with cumulative insistence, and 
that is the urgent need for radical improvement in the 
design of the connectors, termed bats or pomels, used 
with trailing cables in order to secure and maintain 
adequate earthing of the portable apparatus. 

It does not appear to have been sufficiently realised 
that conductivity and reliability of the earth continuity 
device is of even greater importance than the correspond- 
ing features of the live circuit. Any discontinuity in 
the live circuit 1s self-advertising, but a break or in- 
crease of resistance in the earthing circuit сап only be 
detected by inspection and test. Excellence of design, 
hówever, will be of little avail, unless methodical main- 
tenance is carried out. 

* There is scope also for development in the design 
of trailing cable. Reasonable mechanical protection is 
afforded by cab-tire sheathing, now in almost universal 
use, but a risk remains. In case of abrasion or incision 
a live conductor may be exposed and brought into con- 
tact with persons, or with conducting material from 
which a dangerous shock may be received. It is also 
possible that the earthing conductor of a three- or four- 
core cable may be severed while the live conductors 
remain intact. A design of trailing cable in which the 
live cores and the principal earthing core are enveloped 
by a supplemental flexible earthed conductor would ap- 
proximate more nearly to the condition of safety from 
shock which 1s attained by the use of an armoured cable 
for the main circuits.’ 

With regard to safety lamps, the numbers of il and 
electric lamps in use were: Oil, 636,158 (previous vear 
990,185); electric, 197,722 (previous year 156,521). 

The number of shots fired bv electricity was 
26,953,674. 

The total number of horses used underground in 
mines was 66,574. We are firmly of the opinion that 
electrical machinery could take the place of most of these 
animals. 


A Polish Cable Factory.— The А.С. Kable Polski 
is reported to have been formed at Bromberg with the object 
of rendering Poland independent of cables from Germany. 
the share capital being 20,000,000 Polish marks. ‘The technical 
manager, Who is a Pole, was formerly associated. with the 
Deutsche Kabelwerke of Berlin-Lichtenberg. 
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WESTERN ELECTRIC -TELEGRAPH AND TELEPHONE SYSTEMS. 


Ав briefly mentioned in our last issue, we recently had the 
privilege of witnessing а demonstration of the latest approved 
models of the Western Electric Co.'s multiplex and Start- 
Stop '' printing’ telegraph systems, including a repeater of 
the rotary type with provision for extending arms both at 
the repeater and at a terminal station. Fig. 1 shows in 
schematic form the equipment included in this demonstration. 

Between station A and station B was an artificial line of 
2,000 ohms. Between station B and station C a line was 
provided by using one wire of a telephone pair, on the ‘‘ Com- 
posite ’’ or modified Van Rysselberg system. Telephones were 
connected at both ends of this line, so that the noise pro- 
duced by telegraph signals might be listened for. 

The extensions to the start-stop sets were made by two 
wires. If duplex balancing sets were provided at stations 
D and E, and additional balancing sets at stations B and C, 
jit would be possible to operate to stations D and E over one 
conductor only in each case. Where the distance between 
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iG. 1.—DiAGRAMMATIC. ILLUSTRATION OF THE USE OF THE 
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stations B and D and between stations C and E exceeded 
two or three miles, it would be preferable to introduce duplex 
balancing sets and separate line batteries. With the arrange- 
ments shown in the demonstration no line batteries are re- 
quired at stations D and E. 

The lower portion of fig. 1 shows the traffic-carrying facili- 
ties provided. Many other combinations are possible; the 
demonstration. only showed the fundamental idea of the 
scheme. 

At the repeater station B, the incoming signals from А 
actuate two polar relays alternately, storing up each impulse 
for sufficient time to permit of its repetition in the direction 
B to C by means of brush transmission. This ensures that, 
although the incoming signals at station B are distorted, the 
outgoing signals are perfect. The same applies to the signals 
going in the opposite direction. The repeater station is the 
" pace-setting " station. Line lag is taken up at the two 
terminal stations, so that the repeater station is free from 
all adjustments of orientation. 

The two “ start-stop ’’’ distributors are adjusted to run at 
a higher speed than the multiplex distributors, and have a 
wide margin in this respect ; for instance, if the multiplex dis- 
tributors are rotating at 240 revolutions per minute, the 
start-stop distributors may be adjusted to run at any speed 
between 260 and 360 revolutions per minute. If the start-stop 
distributors are adjusted for 320 revolutions, the m:ltiplex 
distributors may be adjusted to any speed between 220 and 
300 revolutions without changing the speeds of the start-stop 
sets. Further, with start-stop sets connected through a 
multiplex as shown in the demonstration. one set mav be 
adjusted for 260 revolutions and the other for 300 revolutions. 

Switching arrangements are provided for operating the two 
start-stop sets as straight duplex over the "'coniposito ` 
circuit, the duplex balancing sets at station B and C being 
used for balancing. 

Under these conditions one start-stop distributor тау be 
running about 5 per cent. faster than the other and give 
perfect operation. By providing two start-stop tables for 
duplex working with two operators it is possible to receive 
on table No. 1 and transmit from table No. 9, or switch over 
and receive on table No. 2 and transmit on table No. 1. At 
small stations, where reserve apparatus must be installed 
ready for use, this provides means for ensuring uninterrupted 
service. 

Start-stop sets can be adjusted to operate at any speed 
between about 25 and 60 words per minute. Large speed 
changes are effected bv turning a switch which re-arranges 
. the motor circuit; small speed changes are effected by adjust- 
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ment of the motor governor. This is done by means of a lever 
at the side of the distributor set. Either tape or direct key- 
board transmission may be used. То change from the one 
to the other it is necessary only to turn a cam switch con- 
veniently mounted on the table. | | 

The apparatus on the distributor table is mounted in a 
very compact and yet convenient manner; the relays and the 
fork are mounted on swinging shelves, which swing under 
the main top of the table clear of all risk of interference. 
ТҺе fork base has rubber feet, so that the vibrations are 
damped out, and are not carried to the shelf on which the 
relays are mounted. | 
АЙ the switches are of the telephone switchboard type; 
these have been used in the United States for some years 
and have been found to give satisfaction. | 
In the distribution box beneath the fork shelf the wiring 
from the four operating tables is brought to four porcelain 
panels, suitably lettered and numbered. Fixed resistances, 
condensers, fuses, &c., are all suitably 
mounted and easily got at. 

The distributor is of novel construc- 
tion, providing for the quick replace- 
ment of worn segments. 

So far as the multiplex apparatus 
units are concerned, the multiplex may 
be operated up to a speed of about 
52 words per minute per channel. This 
is the equivalent of 208 words per 
minute in each direction, or 416 words 
per minute for the circuit. Line condi- 
tions, however, may prevent such speed 
of working; therefore the vibrating fork 
which drives the impulse motor of the 
distributor is provided with weights, so 
that its rate of vibration may be varied 
to give any working speed between 25 
-and 52 words per minute per channel. 

In cases where the traffic is practically 
all in one direction, such as private 
newspaper wires, it 1s not necessary to 
equip both ends of the circuit alike. For 

| instance, in one direction there may be 

© four channels each operating at 52 words 
| per minute (total 208 words), and in the 

other direction onlv one channel. This 
makes for a more economical installation. 

The start-stop may-be operated either 
simplex or duplex. For over a year a start-stop duplex circuit 
has been in operation between New York and Chicago, nearly 
1,000 miles in length, with one female operator at each end; 
this circuit is provided by superimposing on a telephone line. 
The average daily load for nine hours is over 22,000 words, or 
abont 1,000 messages. The transmitters are set at 35 words 
per minute in each direction. This slow speed gives the 
operator so much spare time in the preparation of perforated 
tape, that she is able to check the received messages as well. 
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Fia. 2.—“ 2l-tyrk | TELEPHONE KEPEATER CIRCUIT (SIMPLIFIED 
DIAGRAM). 


It is possible to provide intercommunication between a 
number of offices by means of the start-stop when operated 
simplex; it is possible also to associate with the start-stop 
sets selectors by means of which anv one of a number of 
stations may be called, the printers at the other stations 
remaining idle. 

To meet the need for an absolutely secret telegraph system, 
the company has designed a system which may be used with 
either wire or wireless transmission. Two transmitters of the 
type used in the multiplex and start-stop printer systems are 
interconnected through a local rotating distributor to a re- 
perforating machine. In one transmitter is placed a con- 
tinuous tape of any suitable length, perforated with a dummy 
message or With n series of random signals; this is termed 
the "' scrambling tape." In the other transmitter is placed 
а tape perforated with the message which is to be dispatched, 
When the two transmitters are started off together, the signals 
from both tapes act upon the electromagnets of the reper- 
forator, producing a perforated tape which is unintelligible to 
anyone. This tape is then used for transmission over a 
telegraph circuit using the same fundamental code (5 unit), 
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At the receiving end of the line the message is received 
as a perforated tape, identical with that fed into the trans- 
mitter at the sending end. 

This received tape is then fed into one transmitter of a 
local deciphering set comprising two transmitters, a distributor 
and a printer. At the same time a tape identical with the 
'" scrambling tape used at the sending end is fed into the 
second transmitter, the signuls from the two tapes acting 
together upon the printer. The printer prints the real 
message exactly as prepared at the sending station. 

The enciphering and deciphering can be done at the rate 
of 50 words per minute, and the whole process need not cause 
one minute's delay more than would be incurred in transmit- 
ting а message in the ordinary way. 

Amongst the many advantages claimed for the latest type 
of the Western Electric multiplex printing telegraph system, 
as compared with the Baudot system, are the following :— 

Owing to the elimination of correcting impulses, a gain in 
carrying capacity (words per minute) is obtained when the 
speed of transmission in cycles per second is the same, 


Fia. 3.—'' 92-TvPR " TELEPHONE REPEATER CIRCUIT (SIMPLIFIED 
DIAGRAM). 


amounting with double duplex to 20 per cent. The speed of 
operation over the line can be changed in a few minutes. 
No syn 
the distributor and the printers, and no adjustment о! the 
printers is necessary when the speed of working is changed. 
The transmitting operators do not work to a cadence. No 
line time is lost between messages. Detecting errors at the 
sending end can be obliterated. No special training of opera- 
tors is required; a typist can handle traffic the first day. 

The new type also possesses many advantages over the old 
apparatus of the company, including greater facilities for 
speed checking and phase finding, the elimination of line lag 
as a factor to A considered, self-starting of the impulse motor, 
and the use of standard duplex sets. 

The multiplex set can be switched over to an already 
balanced duplex set, in the event of the usual line becoming 
faulty, without losing time in obtaining a new duplex balance. 

The improved printer is бЇ the mechanical type, with 
standard typewriter typebasket mechanism ; it has a stationary 
paper carriage, the typebasket sliding along the paper. This 
results in less eye-strain to the operator, and also permits of 
{һе easy feeding of individual blank forms by hand, or the 
use of a continuous roll. Carbon copies may be made and 
stencils can be cut. The maximum speed is about 100 words 
per minute, but all tensions have been let down to limit the 
maximum speed to about 70 words per minute; this makes 
Íor lower maintenance costs. 

The telephone demonstration was equally interesting. The 
exhibit comprised a two-wire circuit and a four-wire circuit, 
each having two repeater stations in tandem and equipped 
with signalling facilities. "These are the two chief types of 
repeater involved in long trunk cable and aerial systems. The 
artificial lines with which the repeaters were shown had 
total transmission losses of 38 and 72 standard miles respec- 
tively. The apparatus showed the form and assembly of the 


company's latest commercial designs, as well as their physical 


performance. 

The repeaters were of the Audion type, using the special 
valves which have been developed by the company from the 
forms resulting from the inventions of Dr. Fleming and Dr. 
Lee de Forest. These thermionic valves have been so greatly 
improved that they are now as Ташы жы standardised ав 
incandescent lamps, have a long life, and can be replaced by 
spares as readily as lamps. The repeater consists essentially 
of step-up and step-down transformers and amplifiers, together 
with potentiometer and regulating resistances and the neces- 
sary batteries. The amplifier is of the oxide-coated filament 
type, having a filament current of 1.2 to 1.3 amperes, plate 
potential 130 volts, plate current 6 to 12 milliamperes, and 
grid potential 9 volts negative. The filament works at a low 
temperature, and the internal structure of the valve is of 
large size, which facilitates uniformity in manufacture. The 
average period of service is over 1,000 hours. The valve has 
& very large margin of energy-carrying capacity over that 
necessary for transmitting speech without appreciable distor- 
tion. 

No great difficulty is experienced in repeating conversation 


chronism is required between the rotating brushes of U. 


in one direction; the difficulty arises when speech, as usual, 
has to be transmitted in both directions. А simple form of 
balanced bridge circuit is shown in fig. 2. Energy entering 
the repeater from the line west ’’ divides into two parts, of 
which one goes into the output circuit of the repeater and 
is there lost, while the other part goes into the input circuit. 
If the circuit is ideally proportioned, no energy is transmitted 
direetly to line east." The energy entering the input circuit 
is amplified and fed out into both limes in series, the half 
going east being the desired amplified transmission. 

If the line impedances are not identical, potentials due to 
the output energy are set up in the input circuit and ream- 
plified, and sustained oscillations called singing may be 
set up, which make the device inoperative as a telephone 
repeater. 

The repeater circuit most commonly used in commercial 
service is the two-way, two-element circuit shown im fig. 3. 
Here а separate repeater element is provided for transmis- 
sion in each direction, and in each bridge circuit each line 
is balanced by an artificial line called a ‘* network," instead 
of the other line. 

Here again the telephone currents from ' line west" 
divide; the output of repeater element No. 1 is transmitted 
through the second transformer to '' line east,’’ and its balanc- 
ing network, and if the balance is good, no potentials due to 
unbalance are applied to the input of repeater No. 9. If, how- . 
ever, the balance is inadequate, such potentials are set up, 
amplified, and fed back to line west, and oscillations may 
be produced. 

The 4-wire repeater circuit is a more recent development, 
which is rapidly coming into commercial use. Two distinct 
line circuits are required, of which one is used for trans- 
mission in one direction.and the second for transmission in 
the other direction. "This device grows out of fig. 3 at once 
if it is assumed that the upper and lower halves of the figure 
are hundreds of miles apart, so that the four wires connecting 
them become the four line wires of two lines, each having a 
repeater element at an intermediate point. Each output 
transformer is then a junction point between a 2-wire and a 
4-wire transmission circuit. Each 2-wire line carries speech 
energv in one direction only. 


Fia. 4.—SiMPLIFIRD DIAGRAM OF THE ''29.TyPE '' TELEPHONE 
REPEATER. 


On this system sufficient amplification can be used to annul, 
theoretically, the whole transmission loss in the 4-wire portion 


of the circuit, so that very small conductors can be used 


compared with those necessary for a two-wire transmission, 
and а much greater gain per repeater is possible. 
Fig. 4 shows the general arrangement of the circuits of the 


repeater. 
(To be concluded.) 
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DISCUSSION IN LONDON. 


On December 9th the adjourned discussion by the INSTITUTION 
OF ELECTRICAL ENGINEERS on Mr. W. B. Woodhouse's paper, 
which was abstracted in our issue of December 3rd, and on 
Mr. R. О. Kapp’s paper, which is abstracted on pp. 798-795 
of this issue, was continued by Mr. . B. ATKINSON, 
President, who explained a method of finding the final tem- 
perature curve of a cable from its load curve squared by 
mechanical means. The particular instrument used for the 
purpose was the invention of Mr. Baker, of University Col- 
lege, and had been borrowed from the Imperial College of 
Science and Technology. The president, after explaining its 
construction and demonstrating its use, said that there were 
several similar instruments in existence, some being in the 
South Kensington Museum. 

Mr. C. J. Beaver, referring to Mr. Woodhouse's remarks 
on H.P. cables, said that it would have been preferable to 
use the word ‘‘ advisable '" in place of necessary in the 
statement that a minimum section of 0.05 sq. in. appears 
necessary for pressures above 10,000 volts." With regard to 
the limiting factors in the manufacture of large cables, he 
thought that the weight limit would be reached long before 
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the. liability of cracking the insulation in handling the cable 
became a serious factor. His opinion concerning an increase 
of working pressure involving an increased thickness of dielec- 
tric, was that for a given voltage the thickness would generally 
decrease. Further, he could not agree that the permissible 
current density in a single-core cable designed for a particular 
pressure must be reduced as the area of the conductor in- 
creased; it was rather the reverse. The opinion that present 
methods of construction limited the size of conductor to 0.25 
sq. in. section for the highest pressure, was wrong, inasmuch 
as they were now making cable of 0.3 sq. in. section. Не 
pointed out the importance of providing a substantial lead 
covering for such cables as there now was a tendency to cut 
down the lead sheathing to a dangerous extent. Ав regarded 
protective apparatus, the whole conditions had changed, and, 
therefore, the entire subject required revision. He inquired 
whether Mr. Kapp. had allowed for one or two cables in his 
figure showing the cost per k. v. A. per mile of 6,600-volt cable, 
‚апд pointed out that the losses in two small cables would be 
something like 70 per cent. greater than that in a single larger 
cable; he concluded by emphasising the importance of reseurch 
into cable problems. | 

Mr. P. DuxSHEATH alluded to dielectric loss problems, and 
exhibited curves to illustrute the fact that the dielectric loss 
gradually decreased until a certain point on the curve wus 
reached, when it commenced to rise again. The losses varied 
ір theniselves, but they were negligible in comparison with 
the magnitude of the CR losses when considering, say, 33,000- 
volt cables. | 

Mr. P. RosLING inquired whether there were any prospects 
of pressures being standardised. "They could easily give the 
user definite information about the temperatures to which 
cables would rise, but they could not say anything about what 
currents they should carry, because they had no idea ot the 
conditions under which the cables would have to work. 
That was the real difficulty; local conditions under which the 
cable was laid, temperatures of adjacent objects, such as the 
earth, other neighbouring cables, &c.. influenced the perform- 
ance of a cable very largely. He suggested that if records of 
the cable temperature at a number of points along its length 
were taken regularly and tabulated, the extra work involved 
would be well repaid by the information that would be made 
available. Under such conditions the temperature readings 
would give good indication of how the cable should be loaded 
up. He thought that the bending test to which cables were 
subjected was not a good one; it was much too severe. 

Mr. S. W. Metso explained that heating and cooling curves 
he had prepared himself confirmed Mr. Kapp’s assumption 
that the rates of heating and cooling of cables were equal. 
He had greatly enjoyed the president's contribution to the 
discussion because he bad tackled the problem of drawing the 
temperature curve in what might be described as а non- 
electrical manner. But to arrive at a correct estimate of the 
temperature of the cable it was essential to have knowledge 
of the actual local conditions under which the cable operated, 
and he personally had used an electrical method. He described 
with the aid of diagrams an instrument which he had devised 
for the purpose, and expressed the opinion that eventually 
an instrument would be available which when connected to 
the cable would record directly on a chart the actual tem- 
perature of the core of the cable. They might use thermo- 
couples in the lead sheath, or even measure the resistance of 
‘the sheath; those methods, however, would not give very 
accurate results on account of the “time lag " which Mr. 
Kapp had drawn attention to. Messrs. Kapp and Woodhouse 
had both employed Kelvin's law correctly in their own par- 
ticular ways, but Mr. Woodhouse had erred slightly in not 
making sufficient allowance for depreciation of the cable. 
The temperature was not, therefore, the only factor to be 
taken into consideration, the questions of the cost of the cable 
and its depreciation should also be included. ` 

Мг. G. V. 'Twiss. was unable to be present, but sent a 
written contribution to the discussion in which he took excep- 
tion to Mr. Woodhouse's statement that the transmission of 
electricity is, from an economic point of view, not a virtue 
but an expensive necessity." It was the right means of 
realising the full advantages of centralised generation. Among 
the advantages he cluimed for overhead transmission lines 
were that they would do the same work as and at the вате 
time they were cheaper than cables. Air-insulated, high-pres- 
sure, overhead transmission lines would sooner or later come 
into their own; at the same time each system had its own 
‘particular sphere of usefulness. | 

Mr. G. L. ADDENBROOKE pointed out that when he was pre- 
paring the series of lectures which he delivered before the 
Institution early in 1919, he found it advisable, indeed neces- 
sary, to make a considerable historical survey of the subject. 
The same could be said with regard to most of the new 
problems which were presenting themselves for solution. Gor- 
don's book on Electricity and Magnetism ” was an excellent 
work which. had gone out of fashion, but it contained refer- 
ences to Cavendish's and Maxwell's work on dielectrics which 
Gordon was able to translate into modern language and figures. 
Tt was the speaker's opinion that if they were going to 
attempt to solve the new problems which were cropping up. 
one of the first things they should do was to refer back to and 
consult the work of the early workers who, considering the 
primitive: apparatus at their disposal, did really wonderful 
work. 


Mr. Н. BnaziL, referring to the current-carrying capacity 
of cables, said that users could not afford to work cables at & 
current density of 1,000 amps. per sq. in. to-day, and certainly 
not at the higher figure permitted by the I.E.E. rules. Mr. 
Beaver had mentioned that it was not long since the Board 
of Trade had fixed the maximum current in a cable at not 
more than 1,000 amp., and in America higher temperatures 
were permitted than in this country. The maximum tem- 
perature was the figure with which they should deal, and 
not the temperature rise. He understood that a ground tem- 
perature of 15 deg. F. could be taken as constant, which 
figure would decrease in the winter time when more current 
was required to be carried. They should endeavour to fix 
some more definite figure than they had at present for the 
maximum temperature; generators and motors were now 
being run at higher temperatures {һа they used to be, and 
there was no reason why cables should not be worked at 
higher temperatures also. It was a fact that joints could 
carry much heavier currents than the cables themselves could ; 
they were not the weak spots. 

Mr. W. M. SELvey drew attention to several paragraphs in 
Mr. Woodhouse's paper which, he pointed out, were no less 
profound because the idea was expressed jn simple language. 
There was the danger of losing sight of the main considerations 
by devoting too much attention to details. They could not 
see the forest for the trees." For instance, the pressure of 
2,000 volts which Mr. Woodhouse had introduced in York- 
shire was an extremely useful one, and he had done immense 
good by making that pressure available for use. There were 
very few things that could not be done with 2,000 volts, with 
its high pressure and small current. -Motors were obtainable 
of a small size which would run on 9,000 volts and stand a 
290,000-volt flash test successfully. Recently the speaker came 
across a case where it was proposed to install all the plant in 
a certain works for a pressure of 500 volts. When he sug- 
gested that the public supply would probably be at 400 volts, 
he was informed that even so the saving in cables that would 
result from the use of 500 instead of 400 volts would amount 
to several thousand pounds, and to-day they could not get 
away from the question of costs. In the statement that: © A 
number of interconnected stations being assumed, the problem 
of distribution is much simplified because the transmission 
mains may be utilised to provide additional feeding points on 
their routes between stations '"—he did not think Mr. Wood- 
house intended the words '' transmission mains"' to convey 
their usually accepted meaning, because thev did not do so. 


They suffered from a lack of words to suitably express the 


new meaning which certain terms and expressions were assum- 
ing in the new problems. which were arising. 

Mr. J. К. Brann was interested in Mr. Woodhouse's re- 
marks about a step-by-step development of a distribution 
system being consistent with economy, and was pleased that 
he had again emphasised the importance of giving attention 
to the variation of losses with load factor; it was difficult to 


convince some engineers that the losses cost as much as thev 


actually did. In his opinion the current density was inde- 
pendent of the working pressure of the cable. The assumption 
that Mr. Kapp had abandoned Kelvin’s law, at anv rate for 
the lower voltages, was not justified. It was necessarv to 
provide protective gear for гре interconnected networks; 
most operating engineers held that opinion, and it was in- 
teresting to note that the problem was a British development. 
Abroad they were only now beginning to realise the economies 
that resulted from interconnection. 

Major A. M. Taytor, who did not speak, has sent us the 
following remarks which he had intended to make. He was 
fully convinced that single-phase cables would establish their 
superiority over three-phase cables. Their use enabled the 
pressure to be raised from 30,000 to 55,00! volts, and the 
results of tests which the speaker had made gave him the 
opinion that working up to a current density of 1.500 amperes 
per sq. in. the losses in the lead sheathing due to the rotating 
field were 50 per cent. of those due to the CR copper losses, 
while the losses in the sheathing due to the pulsations in the 
current were only of the order of 12 per cent. These figures, 
which were taken at 25 periods, would at least be doubled 
at 50 periods. With single-phase cables, the losses due to the 
rotating field would be entirely eliniinated, and at 50 periods 
that would mean, at 1,500 amperes per sq. in., that a loss 
approximately equal to the whole c^t copper loss in the cable 
would be saved. He bad also found that the effect of remov- 
ing the armouring—the figures given above referred to cables 


without armouring— was to considerably reduce the loss due 


to the pulsations of the current and, therefore, in sincle-phase 
cables armouring should certainly not be employed. Clark 
and Shanklin’s tests on unarmoured single-phase cables bore 
out the tests which the speaker had made as regarded the 
low losses in the lead sheathing under these conditions. The 
means adopted, whereby the c*R losses in the cable were 
differentiated. from those due to the rotating field and the 
pulsating field, were to note the temperature rise on a given 
eable: under given conditions when traversed by D.C., and 
then to pass such a three-phase current. through. the cable 
as would give exactly the same total Cn loss in the copper. 
and again note the rise in. temperature in a given time: and 
lastly, to pass а single-phase А.С, through the cable of tlie 
same CR copper-henting value, and note the temperature 
rise under this condition. The tests were very simple to carry 
out, and appeared to be very conclusive. Incidentally, they 
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provided a case for 25-period long-distance transmission, 
as against 50 periods. . M 5 
Mr. W. B. WoobHOUSE, in reply, expressed pleasure at the 
assurance that cable makers could tackle the manufacture of 
higher voltage cables. The standardisation of pressures was 
at the present time receiving attention. "The suggestion that 
the temperature of a cable should be observed and recorded 
periodically was a good one, but the economical current 
density was below that indicated by the heating limit; con- 
siderations of cost prevented them from loading a cable up 
to its full possible limit at the present time. It was erroneous 
to assume that he favoured the use of low pressures; he 
had only attempted to warn them against the adoption of the 
highest possible pressure at the outset—they couid not do so 
at the present price of money. If they were provided with 
an unlimited amount of money by, say, the Government, they 
could, of course, do во, but no one would suggest that that 
was a desirable course to follow. Ile had no intention of 
condemning overheud transmission, his idea was rather to 
explore the possibilities of the use of underground cables. 
Mr. R. О. Kapp, in his reply, said that he did not think 
Mr. Sayers was quite so distressed as some had thought by his 
(the speaker's) attitude towards Kelvin's law. Even for 6.600 


volts that law would indicate a current density of over 2.000 | 


amps. per sq. in., but it was а question of local working condi- 
tions, heat dissipation, &c., which considerations also applied 
in estimating: the cost per K.v.4. per mile of 6,600-volt cable. 
His remarks on the equivalent continuous load would not have 
been criticised, he thought, had there been no confusion of 
thought. The heat dissipation influenced the continuous 
loading considerably, and also the factor of safetv; the latter 
should be a real factor of safety and not one of ignorance or 
laziness. Protective gear was a misnomer, because it did 
not come into action until after the fault had developed. It 
would not be used extensively in the future because of the 
increased reliability of cables. It was a matter of personal 
opinion whether the '' protection“ afforded would justify the 
expenditure for the provision of the apparatus. 


TRAMWAY FINANCE AND STATISTICS. 


Тнк White Paper relating to Tramways, Light Railways and 
Railless Trolley Undertakings, formerly issued by the Board of 
Trade, but suspended owing to the war since the year 1913-14, has 
now been compiled by the Ministry of Transport, in respect of the 
year ended December 31st, 1918, for companies, and March 31st, 
1919, for local authorities, and is on sale at the Government 
Stationery Offices, or may be obtained through any bookseller. 

The delay in the re-issue of this Government publication is due 
to difficulties arising out of the war, many undertakinga not being 
able to complete their accounts within the usual period. following 
the olose of their financial year, Returns for the year ended 
December 31st, 1919, and March 31st, 1920, are now in hand, and 
it is anticipated that the White Paper oovering this period will be 
issued early next year. 

The White Paper now issued embraces some features which 
have not hitherto been published. In addition to the net receipts 
from the operation of tramways, particulars are now given of the 
income derived from other sources, and the total net income which 
is available for distribution. The income and expenditure, on 
revenue account, of tramways which are not worked by the owning 
companies or authorities are also included for the first time. 

The statistical tables have been separated from the accounts and 
considerably amplifled to include for each undertaking the average 
number of cars in use, traffic revenue per car-mile, miles run 
per car per day, working expenses per car-mile, fare per passenger, 
distance patsengers are conveyed for each fare, fare per mile, 
number of unita of electrical energy used per car-mile, &с, 

The ‘total capital expenditure on tramways in the United 
Kingdom to the end of the financial year 1918-19 was £82,842,722, 
an increase of £1,864,884, or 2'3 per cent. compared with the year 
1913-11. The total gross receipts during the year 1918-19 were 
& 24,635,266, and the total working expenditure £17.751,277, 
leaving net receipts amounting to £6,883,989. It must be borne 
in mind that the maintenance and renewal work undertaken during 
the year 1918-19 was, owing to war conditions, inadequate, but in 
spite of this the ratio of working expenses to receipts was 72'06 
per cent., as compared with 64°35 per cent. in 1913-14. 

The number of car-miles run during 1918-19 was 9'59 per cent. 
less than in 1913-14, but the number of passengers carried increased 
by no lees than 33 per cent., as shown in the following tables :— 


CAR-MILES Ron, 


1918.19. 1913.14. Decrease. 
І ` Miles. Miles. Miles. 135 
Local authorities 244. 162,588 262,675,163 18,512,575 7˙05 
Companies. 76215788 91,704,509 15,488,721 16°89 
Totale... 320,378,376 354,379,672 34,001,296 979 


PASSENGERS CARRIED, 

191819. 1913.14. 

Number. Number. 
Local authorities 3,632,525, 882 2.696, 759,064 
Companies "es 925,114,196 . 729,714,128 


„ 2. -Totals 


Increase. 
Number, Ma 
935,766,818 ЗЕТ 
195,400,068 2678 


„ 4,557,640,078 3,426,473,192 1,131,166,886 33701 
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CORRESPONDENCE. 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week. Correspondents should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


The Crisis in Electricity Supply. 


I shall be obliged if you will allow me to answer a letter 
written by Electricity Undertaking,” and printed in your. 
issue of December 3rd. Evervone is entitled to his own 
opinions, however foolish they may appear to others, and I 
do not wish to criticise the major portion of this letter; the 
latter remarks, however, concerning junior engineers are, Т 
think, untrue and certainly uncalled for. | 

It would not be surprising, however, if thev were true, for 
what attraction is there in a profession of which its members, 
upon attaining the pinnacle of their ambition (mention -it 
with bated breath—''a chief "), promptly desert their less 
fortunate colleagues and, in fact, use their influence against 
them? Electricity Undertaking " says: “ Some of the 
junior engineers in smaller provincial stations should also 
remember that their training and qualifications are not all 
that can be desired." These remarks are just what one might 
expect from а man who. since 1914, has been sheltering 
behind. and gaining experience in, his profession; whilst the 
slighted junior members have been gaining their experience 
in the hell of Flanders and elsewhere. Evidentlv '' Electricity 
Undertaking " fails to realise that four or five vears spent 
in fighting for one's country is not exactly the hest means of 
gaining additional qualifications in one's civilian calling. 

Fortunately, there are some gentlemen in our profession, 
and thev do not endeavour to hinder the progress of their 
juniors—let us hope that the coming generation will follow 
their example rather than that set by '' Electricity Under- 
taking.” | . 

Junior Engineer. 
December Tth, 1920. 


[The letter referred to was not written by an engineer.— 
Eps. Etec. Rev.] 


Shop Displays. 


Nineteen vears! and the electrical contracting industry in 
a worse state than ever as far as “ pirate trading“ is con- 
cerned. Daily one finds new instances. | | 

Nineteen vears! and the influence of any existing organisa- 
tion unfelt bv trade. I do not think that any further argu- 
ment is wanted for forming a really live combination of 
contractors to endeavour to put the industry on a proper basis, 
and to make electrical shops worth while. If the matter could 
he dealt with by anv existing organisation so much the better, 
but T doubt it. Live men with well-defined aims and a clear 
conception of the existing evils and their remedy are wanted. 
and the sooner men of this class get together the sooner will 
the great possibilities of the industry be developed. The 
motor-car industry is a much vounger one, but it seems to 
have the trade well protected, and the electrical contractors 
can do the same. | | 

I certainly think a meeting should be called. and the neces- 
sary steps discussed to stop this“ pirate trading," and stop 
“ backvard, no-responsibilitv ° men from unfairly trading: to 
determine who are retailers and who are entitled to a full 
discount; to determine who are purchasers in а large sense 
and entitled to same discount: and when the Association is 
in working condition there are тапу other points that require 
attention. one of which is to see that conditions imposed by 
trade unions and others are not of я class to throttle the 
Industry. Tn mv opinion, two-thirds of the middle-class work 
that emploved thousands of men before the war has been 
completely cut off by certain conditions. 

There are many other points with which it would not be 
fair to take up vour valuable space. T thank the editors for 
publishing my two letters; and also for their courtesv in 
doing so when T raised this subject in pre-war days. The 
great thing now is for men of the trade to meet. 

| The Retailer. 

London. | а 

-December Sth, 1920. 


The remarks by “ Provinces " in this week's issue amount 
to this: That if ‘ Retailer” and the like become members 
of the E.C.A., all our trouble is over—perhaps! T think I 
should be safe in saying that if“ Provinces ”” could con- 
scientiously prove that a successful effort had been under- 
taken to stop the unfair and injurious practices at present 
adopted. the IA. G. A. would swell in ninnbers beyond anticipa- 
tion. T should be glad to become one of a united body to 
try and put a finish to the unfair practices that, now exist, 
provided that T could be assured that at least something would 
he attempted be the united bodv: and another bona fide 
electrical contractor would join with me. | 

Г myself have been up against men who are wiremen in 
the davtime, electrical contractors at night: also trade terms 
given fo supposed builders’ merchants, iroumongers. &e. 
Keep the ball rolling; exchange of opinion will do good. 

Injured. 
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The Jurisdiction of the Electricity Commissioners. 


In stating (p. 742) that the Commissioners have no power 
to authorise a Joint Electricity Authority to supply in the 
district," has not your legal contributor overlooked Section 
13 (3) of the 1919 Act? This section enables the Commis- 
sioners to impose on any Joint Electricity Authority an 
obligation to supply electricity in such circumstances, such 
areas, and on such terms and conditions as to price and other- 
wise as may be specified in the order.” 

This seems to meet such a case as your contributor supposes 
may arise, and, if so, greatly abbreviates his argument. 

I may point out, too, that the schedule to the 1899 (Clauses) 
Act, from which he quotes Section 4 (2), is not exactly a 
general Act. 


London. 
December 12th, 1920. 


Henry M. Sayers. 


With reference to the above letter, our Legal Contributor 
writes :— 

“Т am obliged to your correspondent for drawing my atten- 
tion to S. 12 (3) of the Act, but I had not overlooked it. If 
he will be so good as to refer to it once more he will find 
that it begins with the words Subject to the limitations 
hereinbefore contained on the powers of a joint authority to 
supply electricity, &c." One of these limitations is that they 
may not supply within the area of a-power company without 
the consent of that body. This is a matter to which I alluded 
in an earlier part of my article. That a power company would 
‘consent ' in order to help the Commissioners to act under 
S. 14 (1) is not very likely. 

As regards the schedule to the 1899 (Clauses) Act, I do not 
quite know what is meant by the phrase ' a general Act.' The 
schedule in question is part of a public Act (62 and 63 Vict. c. 
19) by S. 1 of which ' the provisions contained in the schedule 
to this Act shall be incorporated with and form part of 
every Prgvisional Order made by the Board of Trade after 
the commencement of this Act under the Electric Lighting 
Acts, &c.' Personallv, I do not know of any undertakers who 
are not working under clauses similar to those contained in 
the schedule referred to. In particular clause 4 (2) is (so 
far as I know) of general application.” —Eps. ЕЛЕС. Rev. 


— — — — — 


An Engineers’ Club for London. 


Your action in opening your columns to a discussion of 
the need for an engineers’ club in London is timely, and likely 
to be of considerable use. I do not suppose that anvone is 
more keenly alive to the desirability of promoting social inter- 
course among members of the Institution of Electrical En- 
gineers than myself, and I regard an engineers’ club as one 
of the best means of effecting this, and also the wider and 
equally desirable purpose of bringing engineers of all classes 
together. Because I have taken so great an interest in the 
matter I am aware of some of the difficulties in the way of 
achieving the object in view. 

First with regard to the use of the I. E. E. building: the value 
of the space is very high, and in excess of that necessary for 
the premises of a successful club. Apart from this, even if 
a portion of the building itself were utilised such portion 
would have to employ a separate entrance. and be completely 
cut off physically from the portion retained by the Institution, 
otherwise & great deal of unnecessary taxation would be 
incurred by the Institution. 

London possesses many clubs attractive for various reasons 
to different grouns of members of the I. E. E. and other en- 
gineering institutions, and unless the Engineers’ Club could 
compete on its merits in regard to comfort. cuisine, amenities. 
and convenience with the first-rate West End clubs, it would 
have but a poor chance of success. It is no light matter to 
run a club successfully in London, and even old-established 
clubs, with their furniture and anpointments bought at pre- 
war prices, and with a large membership. are finding it hard 
to make ends meet, even with subscriptions increased bv 50 
per cent. or more on pre-war rates. A new club with furniture 
and equinment to buy at inflated prices, and with a moderate 
membership for some time to come. would have to imnose a 
prohibitive subscription if it were to be financially sound. 

Finallv, there is just a doubt whether the club would he 
sufficiently supported even if a good club at a moderate sub- 
scription could be established. The London engineers cover 
a much wider range than those in a provincial town, еу are 
not brought so much into individual contact with one another 
in business, and I greatlv fear that the notorious absence 
of еярті de corps among T.ondoners generally, as compared 
with provincial citizens, would also milifate against success. 
On the whole, however, I am convinced that an engineers' 
club for Tondon is а verv desirable thing, and T am one of 
those with whom vou associate vourselves in vour Editorial 
note following M.LE.E.'s" letter in vour issue of the 
3rd inst., and believe that. to an engineer especiallv, the 
existence of difficulties 1s and should be an incentive to over- 
come them. T shall watch the correspondence with interest, 
and hope that something practical mav ensue from it. 


C. H. Wordingham. 
W'estminster. 
December 8th, 1990. 


An Engineers’ Club in London has always seemed to me to 
be a necessity. I have often asked members of this [Man- 
chester] Club resident in London why they did not form an 
Engineers’ Club in London. The replies have been varied, 
nearlv all being strongly in favour, but one or two were of 
opinion that all clubable engineers were already members of 
other clubs, or that London 1s too large to ensure success. 

Since I moved to London it has been my intention to ask 
the members of this Club resident in London, of whom there 
are between 50 and 60, to foregather to consider whether an 
Engineers’ Club in London is desirable, and if so, possible. I 
only received the names and addresses vesterday, and only 
to-day have seen the letter from M. I. E. E.“ in your issue of 
the 3rd. “ M.I.E.E.”’ is not quite correct in his version of the 
origin of this Club, the oflicial account of which appears in the 
current book of rules. It was more or less spontaneous, as the 
want was keenly felt. 

If a similar want is evident in London there seems to be no 
reason why a successful Club should not be formed. 

To be successful, it must embrace in its membership all 
classes and all grades of engineers—civil, mechanical, electrical, 
mining, chemical, automobile, &c., professional, technical and 
commercial. 'This is one of the reasons of the success of the 


. Manchester Club. А purely Electrical Engineers' Club would 


not. I think, be a success. The difficulties are, of course, great. 
but so they are in any such project, and I for one would like 
to see what сап be done. The Manchester Club and com- 
mittee will, I know, be willing to give any assistance which 
they can, and I believe would like to see some working arrange- 
ment whereby membership might be interchangeable between 
the Manchester Club and the London Club, and it is hoped also 
between other Engineers’ Clubs in each engineering centre. 
This must be no parochial effort, but must be strongly sup- 
ported from all sides before anything is definitely launched. I 
am writing the members of this Club resident in London to 
ascertain their views, and shall be pleased if you will add my 
name to your list of supporters. 
H. T. Wilkinson. 


Manchester. 
December 8th, 1920. 


[ Replies from correspondents all heartily supporting the pro- 
posal continue to arrive, and it has become apparent that the 
idea has been under consideration in several quarters. We 
learn from Mr. D. N. Dunlop that a good many members of 
the Beama would probably support the scheme, and no doubt 
the action taken by Mr. H. T. Wilkinson, late hon. secretary 
of the Engineers' Club, Manchester, will bring in many more 
names. We shall be glad to receive further communications.— 
Eps. Exec. Rev.] 


Under-run Gasfilled Lamps. 


. Can you give me any information regarding the efficiency 
of under-run " half-watt " lamps? While vacuum-type tung- 
sten lamps аге made for practically any voltage up to 960, 
gasfilled lamps are only made for standard voltages. To take 
a case in point: A factory has its own lighting supply at 
80 volts, and uses 80-volt, 60-watt vacuum-type lamps. If 
pgasfilled lamps were to be used, the nearest standard size is 
100 volts (unless the wiring were rearranged to use 25-volt 
lamps in series). If 100-volt, 100-watt gasfilled lamps were 
used on the 80-volt supply, they would absorb about 60 watts 
each. How would they compare, as regards illumination, 
with the 80-volt, 60-watt vacuum lamps? 

Also, at what percentage of its rated voltage would a gas- 
filled lamp operate at the same efficiency (in lumens per 
watt) as a vacuum lamp working at its full rated voltage, 
and taking the same power as the gasfilled lamp? 

Possibly some of your readers may have data on the subject. 


Lumen. 


А Generator Problem. 


A small motor-generator was instaled by our company 
about 12 months ago for kinematograph projector purposes. 
Shunt wound motor, 480 v., 8.5 a., 1,100 n.P.M., direct coupled 
to compound, long-shunt generator, 60 v., 50 a. Upon con- 
necting it was found that the generator would not excite; 
exciting was tried in series with the motor fields, and then 
in parallel. It was found that the rating 60 v., 50 a., could be 
obtained by having both fields in parallel. Our customer, 
having bought this machine second-hand, and not being 
satisfied with our explanation that it was probably built to 
be separately excited, called in a consulting engineer, who 
reported: Although this machine appears to Бе self-exciting, 
it runs satisfactorily separately excited.” 

I тау sav that while testing, 240 v. was accidentally 
switched on this generator, and it ran as a motor. 

Recently I was called to this machine for a small fault upon 
the brush gear, I again tried self-exciting but failed. My 
problem is, if this is a self-exciting machine :— 

1. What is the reason for the compound winding? 

9. Why does it run as a motor, and not as a generator? 

3. Why not have the fields permanently connected. across 
the bedplate, instead of leaving it to the electrician who 
installs to loop from terminal boxes? 

Wireman. 


vol. 87. No. 2.247, Окскмвкв 17,1920. THE ELECTRICAL REVIEW. 


119 


LEGAL. 


THEFT FROM POWER STATION. 


AN electrical shift engineer employed by the Warrington 
Corporation pleaded guilty at the local police court to stealing 
from the Warrington power station a bicycle, value £4, the 
property of the Corporation. 

It was stated that eight or nine months ago the bicycle, 
which was used as an emergency machine, to enable men to 
arrive rapidly at the scene of a breakdown, disappeared from 
the power station. A notice was exhibited in the works stat- 
ing that unless it was returned the fact would be reported 
to the police. Subsequently the bicycle was seen against a 
wall near the power station, and the police, upon making 
inquiries, found that it had been sold to a resident of Stockton 
Heath for 10s. Accused said that the machine was out of 
use, and he had to fit accessories before parting with it. The 
Chief Constable said defendant earned from £250 to £300 a 
year. 

A fine of £5 was imposed or a month's imprisonment. 


DAMAGES AGAINST TRAMWAY COMPANY. 


AT Pontefract County Court, on December 7th, the York- 
shire (West Riding) Electric Tramways Co., Ltd., was sued 
by Louis Green, carter, for £51 damages to a cart as a result 
of a collision. His Honour Judge McCartny held that during 
the time the heavily laden cart—which the complainant sai 
he signalled was about to cross the street—was getting half- 
way across the tramway driver must have had ample time 
to pull up his car. The plaintiff was awarded £35 for damage 
and £1 10s. for expenses in cart hire, with costs. 


EXTENSION oF PATENT. 


On December 9th an application was heard by. Mr. Justice 
Sargant jn the Chancery Division for the extension of the 
term of two patents for electrical capstans, in the names of 
Mr. W. Dixon and Mr. G. H. Baxter, of Glasgow. The patents, 
Nos. 20,314 and 24,413 of 1904, were both for the same inven- 
tion, and the inventors joined hands and shared the royalties. 
Owing to the war manufacture was suspended. No opposition 
was raised, and an extension of four years was granted. 


BUSINESS NOTES. 


Christmas Holidays. — Our Advertising Department 
announoes that alterations to existing Trade advertisements (with 
blocks) for our issue of December 31st, should be received not later 
than Wednesday, Decembar 22nd. 


Bankruptcy Proceedlugs.— W. H. S. Warp, electrical 
engineer, 56, High Street, Acton. Middlesex.—The public examina- 
tion of this debtor was held on December 7th, at the Court House, 
Brentford.  Debtor stated that his liabilities amounted to £851, 
against assets £275. The Sheriff had taken £150 worth, which 
had realised £10, while the stock at the date of the receiving 
order, which had been estimated to realise £75, had produced only 
413. He first became aware of his position in August, aud in 
September called his creditors together. The meeting waa 
adjourned for 21 days in order to find out if he could make a cash 
offer of bs. in the £. After the meeting he received goods from 
creditors. The examination was adjourned. 

J. SKINNER, electric fittings dealer (Foster, Skinner & Co.), 
6, South Castle Street, Liverpool.— The public examination of 
this debtor was (held recently at the Court House, Liverpool. 
The statement of affairs showed liabilities amounting to 
£1,103, against assets of £147. Debtor stated that he entered 
into ‘partnership with another gentleman, who provided £400 
capital. The partnership was later dissolved, and the debtor 
agreed to pay his partner £300 in instalments. Less than £40 of 
this amount had been paid. He was questioned with regard to a 
retail business started on behalf of his wife. The Official Receiver 
said that there must be a farther investigation, and the accounts 
must Ъз amended. The examination was adjourned. 

J. W. LAYTON, electrician. 5, Nobles Bank, Hendon, Sunderland.— 
First meeting, December 17th, at Official Receiver'a offices, Sunder- 
land. Public examination, December 23rd, at the Court House, 
Sunderland. 


Company Liquidations.—CaNNoR Мотов AND ELEC- 
TRICAL WORKS, LTD. — Meeting of creditors, December 20th, at 
46. Old Steine, Brighton. Liquidator, Mr. P. George. 

ELECTRICAL ENGINEERING SOCIETY, LTD. (late Eleotrical and 
Mechanical Co-operative Trading Society, Ltd.). Meeting of 
creditors, December 21st, at 5, Cook Street, Liverpool. Particulars 
of claims must be sent to the liquidator, Mr. A. J. Glass, 5, Cook 
Street, Liverpool, by January 17th, 1921. 

WESTINGHOUSE ELECTRIC Co., LTD.—Meeting of members is 
called for January 17th, 1921, at 4, Central Buildings, Westminster, 
S. W., to hear an account of the winding - up from the liquidator, 
Mr. A. E. Soanes. 


Dissolution of Partnership.—HowARTH Bros. AND 
WOoRTH, electrical and motor engineers, 457A, Stockport Road, 
Longsight, Manchester.—Me*srs. A. and E. Howarth and P. J. 
Worth have diesolved partnership. Mr. A. Howarth will attend to 
debts and continue the business. 


Catalogues and Lists.——Tne Piccotr CONDUITS AND 
CABLE CO, 24, New Bridge Street, E C. 4.—4A leaflet giving a fully 
priced and detailed list of D.C. motors for sale. 

Нток DIESEL OIL ENGINES, LTD., 70, Queen Street, E.C. 4.—An 
illustrated leaflet giving particulars of the Ballot 1-Kw. electric 
lizhting set. 

Lonooy ELECTRIC STORES, 39, Furnival Street, Holborn, Е.С. 4. 
— Price list (8 pp.) of electrical accessories, including adapters, 
bells, cable, cut-outs, dry cells, fuseboards, switchgear, &c. 

JOHN ARMSTRONG & Co., Lancaster Buildings, Barton Square, 
St. Ann's Street, Manchester.—A blotter bearing a black and 
white design which embodies illustrations of generating sets, a 
motor, an electric fire, &c., typifying the various classes of work 
carried out by the firm. 

TOMLINSON-HaAas, LTD., 6, St. Mary's Gate, Manchester. An 
illustrated pamphlet giving an illustration and details of the 
„Simplex drying machine in which the fan is the only moving 


THE STANTON Ironworks Co. LTD., near Nottingham.— 
Monthly stock list of cast-iron pipes with full dimensions and 
weights. Illustrated by photographs of works. 

THE EpISON Swan ELECTRIC Co., LTD., Ponder's End, Middle- 
sex.—Catalogue Section A. A well-illustrated price list 'of X-ray 
coils, transformers, interrupters, switchboards, &o. 

TSE GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E.C. 4.—Leaflet No. О 2.275, illustrating the new “ Handilite " 
magneto flash lamp. Also Folder No. Н 2,387 illustrating the 
adaptability of the Magnet " pedestal heater to various uses. 

BILBIE, Hopson & Co., 106, Queen Victoria Street, E.C. 4.— An 
illustrated descriptive catalogue (16 pp.) of Monitor patent 
safety devices for gas and oil engines, air compressors, pumping 
machinery, &с. _ 

W. T. HENLEY'S TELEGRAPH WORKS Co., LTD., Blomfield Street, 
London Wall, E.O.2.—List W.A.1. A well-illustrated price list 
(26 pp.) of distribution pillars (unit type) ard components ; 
includes various arrangements of glands for use with sealing 
chambers. 

SIEMENS Bros. & Co., LTD., Caxton House, Westminster, S.W. 1,— 
Publicity matter dealing with Siemens's dry battery lighting sets, 
including Leaflets 538 A—for side-car lamps and rear lamps on 
motor bicycles, 538 Q—for bicycles, and a show-card in dull red, 
black and white, illustrating the sete applied to various vehicles. 
The leaflets are fully illustrated and priced. 

THE BRITISH THOMSON-HovusTON Co., LTD, Mazda House, 
77, Upper Thames Street, E.C. 4.—Two illustrated and priced 
folders, one dealing with T " rectifiers (ELEC. REv., 17/9/20, 
р. 382), and the other with the Pyrotip" electric lead burners 
(ELEC. REV., 23/7/20, р. 122). 


Trade Announcements.—Ca Pr. W. H. MARSHALL, con- 
sulting and mechanical engineer, 2, King's Terrace, Portsmouth, 
will be glad to receive catalogues and price lists of electrical plant 
and apparatus, also of steam plants, oil engines, &c. 

THE HILLBAR PRESS, 72, Finsbury Pavement, E.C. 2, announces 
that it has installed a complete box-making plant for the dry 
battery ahd accumulator trades, and can deliver all cartons used by 
these trades immediately. 

The new showrooms of the EDISON SWAN ELECTRIC Co., LTD., at 
33-35, School Lane, Liverpool, were opened on Dec. 6th. A very 
representative gathering of contractors: was present, all of whom 
expressed their satisfaction with the arrangements of the new 
premises, These showrooms are purely for the "trade," and 
private customers can only make use of them upon an introduction 
from their contractors. l 


Foreign Trade,—NovEMsER FiGuRER.—The following 
are the values of imports and exports of electricali goods. and 
machinery in November :— 


November., Inc. or 11 months, 1920, 
1920. deo. Inc. or dec. 
IMPORTS. 2 2 2 
Electrical goods, &o. ... 243,308 + 193,649 -- 480,638 
Machinery — eee 1,608,418 + 822,766 + 4,925,977 
EXPORTS. 
Electrical goods, &o. ., 1,218,698 + 534,136 + 5,187,858 
Machinery see eco 1,788,243 44, 307,348 + 28,970,410 
RE-EXPORTS. 
Electrical goods, &o. ... 14,915 + 10467 + 44,469 
Machinery sss e». 164,740 + 56,888 + 721,121 


Brassels.—COMMERCIAL Farr, 1921. — The second 
official commercial fair at Brussels is fixed for April 4th to 30th, 
1921, and will be held in the Park and at the Halle du Cinquan- 
tenaire. Group 8 is reserved for the electrical industry (apparatus, 
heating, lighting. motive power, telephony and telegraphy). 
Group 4 will be devoted to the metal working and mechanical 
industries, and Group 2t to instruments of precision. 1,602 firms 
took part in the first fair, and it is expected that the second will 
repeat the former success. 
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Beek Notices.—“ Transaclions of the South African 
Institute of Electrical Engineers.” Vol. XI. Patt 10. October, 
1920, Price 2s. Includes " Notes on the Electrical Equipment of 
Johannesburg Municipal Tramways,” by Mr. L. Ralston, teveral 
discussions on other papers, and accounts of proceedings. 

"Journal of the South African Institute of Engineers." 
Vol. XIX. No.4. November, 1920. 20 pp. Includes a paper on 
New Shaft and Development Lay-out at Randfontein Central, 
Ko.,“ by G. H. Beatty, and discussions of previous papers. 

“The Metropolitan- Viokers Gazette." Vol. V. No.92. November, 
1920. A number of interesting articles appear in the present issue 
of the “ Gazette," including notes on developments of the Trafford 
Park Works, Manchester (illustrated); “ A Few Considerations 
on Continental Switchgear Practice (illustrated); “ Three-phase 
Transformers for Rotary Converters with Reactance Control"; 
The Measurement of the Slip of Induction Motors," &c. 

" Unity," the organ of the National Alliance of Employers and 
Employed. Vol. II. No. 23. 16 pp. Price 2d. The cover of the 
present issue bears a map of England aud Wales showing the 
divisions in which the various federations act. Notes and articles 
by a number of labour leaders and employers make very interesting 
reading. 

Scientific Paper No. 395 of the U.S. Bureau of Standards, 
"Relation of the High-Temperature Treatment of High- Spe ed 
Steel to Secondary Hardening and Red Hardness.” (16 pp.) 
Washington: Government Printing Office. Price 10 cents. 
Accounts of experimental work illustrated by photographs.  . 

‘Electrical Scientific and Telezraph Instruments of British 
Manufacture." Pamphlet issued by the British Electrical and 
Allied Manufacturers’ Asscciation on behalf of the Scientific and 
Telegraph Instrument Section ( Beama Satis). Free to overseas 
technical colleges, on application to the Association. 


The European Glow-Lamp Convention.—During the 
course of the war a price convention was formed between makers 
of glow lamps in European countries in order to prevent dumping 
from one country into another at pricea below the coat of pro- 
duction. The convention was composed of German and Dutch 
makers, Austro-Hungarian firms, and makers in other countries, 
and had a currency of six months, which was renewable. 
Apparently the convention has been renewed on various occasions 
in the past, and it has now, it is stated, again been prolonged for 
eix months. 


A District Joint Board for Technical Staffs.— At a 
meeting of the Home Counties (No. 9 Area) Joint Industrial 
Council held on December 8th, at the Ministry of Labour, it was 
resolved that a District Joint Board should be set up for the purpose 
of dealing with matters relating to the conditions of employment 
and remuneration of technical staffs. The following gentlemen 
were elected to act as the employers’ side of the District Board :— 

Municipal:—Alderman A. Wilkinson, Luton; Alderman Geo. 
Radford, Southend; Councillor Legg, J.P., Reigate; Mr. R. N. 
Torpy. M. Inst. O. E., borough electrical engineer, Tunbridge Wells; 
Mr. Robt. W. L. Phillips, borough electrical engineer, Bedford; 
Mr. О. A. Blascheck, chief electrical engineer, Canterbury. 

Company :—Messrs. G. W. Spencer Hawes, Reading Electric 
Supply Co., Ltd ; T. Hesketh, Folkestone Electricity Supply Co. ; 
J. Eustace, Electric Supply Corporation, Ltd.; W. E. Brandreth, 
Wycombe (Borough) Electric Light and Power Co.; A. J. Wray, 
Banbury and District Electric Supply Co.; G. W. F. Horner, 
Leatherhead and District Electricity Co. 


Excess Profits Duty.—The United River Plate Tele- 


phone Co., Ltd., having made application to the Commissioners of 
Inland Revenne for an inorease of statutory percentage as regards 
the business of supplying telephone service in the Argentine 
Republic, the Board of Referees has ordered that the statutory 
perventage shall be increased : — 

(1) In the case of any trade or business carried on or owned by 
а company or other body corporate to 8 per cent. 

(2) In the case of any other trade or business :— 

(a) For accounting periods ending prior to January. lat, 1917, to 
8 per cent. plus 1 per cent. 

(^) For accounting periods ending after December 31st, 1916, to 
8 per cent. plus 2 per cent.; except that for the purposes of 
Sub-Sec. (2) of Sec. 11 of the principal Act the statutory percentage 
shall be 8 per cent. plus 1 per cent. ; with the addition, in cases 
1 and 2 (), for the purposes of Sub-Sec. (1) of Sec. 41 of, and 
paragraph 4 of Part II of the Fourth Schedule to, the principal 
Act, of 3 per cent. for accounting periods ending after December 
3186, 1916, and before January Ist, 1920, and of 5 per cent. for 
accounting periods ending after December 31st, 1919. 


New Company Law in Greece.—The Commercial Secre- 
{агу to Н M. Legation at Athens has forwarded а copy of the 
Greek Government (ra:ette of September 19th, containing Law 
No. 2,190, concerning limited companies in Greece, A translation 
of the Law accompanies the Government (a:ette, and both may be 
consulted on application to the Department of Oversess Trade, 
35, Old Queen Street, West minster, S. W. 1.— Board of Trade Journal. 


A Trade-Union Grlevance.— Under this heading, Mr. 
Will Thorne, M.P., contributes an article to Unity," showing 
that under the Trade Union Amendment Act of 1917, Trade Unions 
are prevented from combining unless recording а 20 per cent. 
majority in favour ОЁ amalgamation when 50 per cent. of the 
members of the Unions concerned are voting. Оп the other hand, 
the amalgamation of big business concerns, tending to the 
diminution of competition, is not barred by special legislation. He 
atates that such obstacles placed in the way of Labour do not tend 
to make for peace between the two chief factors of industry, 


An Ediswan Concert.—The Ediswan Staff Association, 
which is under the patronage of the managing director, Mr. C. E. 
Hunter, and one of the directors, Mr. Е, A. Gimingham, has now 
been in existence about 18 months, and is making great efforts to 
fulfil the object for which it was formed—to promote social 
intercourse between the members of the staff. A series of whist 
drives, concerts, &c., has been arranged for the winter months, and 
а concert was held on December 4th at St. James's Hall, Ponders 
End, when an excellent programme was provided by The Mauves," 
a concert party consisting of members of the staff. The hit of the 
evening was undoubtedly the burlesque of a music hall, with its 
caricature impressions of serios, comedians, Ko., and a thrilling 
drama, Darkness to Dawn." Other items deserving of mention 
were the songs of Miss M. Young, the duets of Miss E. Barker and 
Mr. L. Winterflood, the recitation of Miss A. Barker, and the fine 
singing of Mr. 8. Barker. The broad comedy side was well handled 
by Mr. Е. С. Pembury. 


New French Companies.— Under the style of Bouillat 
et Donadieu there has been formed at Lyons (11 bis, Chemin de 
Saint Gervais) a company, with 170,0C0 fr. capital, for the manu- 
facture of electrical heating apparatus. ` 

At Montreuil-sous-Bois has been embodied as a company 
Coutelier et Cie., with a capital of 140,000 fr., for the working of a 
porcelain factory for electrical products and kindred uses. Its 
offices are at 94, Boulevard Arsgo. 

There has been formed at Parie (28, Avenue Felix-Faure). the 
Société Régionale de Distribution d'Electricitó, with a capitel of 
600.000 fr., for the study, installation, and working of electric dis- 
tribution installations for public bodies or private individuale, and 
other kindred operations. 

With a capital of 125.000 fr. the Mécanique et Electricité Indus- 
trielles has been embodied as a company at Paris (11, Rue Saint 
Fargeau). for objects indicated by its title. 


Electricity Supply Rifle League.— The following are the 
results of the matches in November :—Centra!, 562—Hackney, 
533; Metropolitan, 579—City Co., 578; Brompton, 570—Metro- 
politan, 566 ; Shoreditch, 580— Hackney, 542 ; Shoreditch. 583— 
Brompton, 561; Brompton, 571—8St. James's, 518. The positiona of 
the teams are as follows :—Shoreditch, 21 points ; Metropolitan, 20 ; 
City Co., 16; Central, 16; Brompton, 10 ; Hackney, 10; Hampstead, 
4; St. James's, 2; Poplar, 2. The eighth annual distribution of 
prizes and concert took p'&ce on December Srd, at the Town Hall, 
Hackney, preceded by a whist drive. Councillor E. A. Little (vice- 
chairman of the Electricity Committee) presided, supported by 
Mr. L. L. Robinson, M. Inst. C. E., borough electrical engineer. The 
following prizes were presented: May Cup and Club Championship, 
A. G. Hilling; Mayor's Cup, C. Turner; Bottomley Shield, E. 
Mathews; Join Bull Cup. A. T. Atkins; Smith Trophy for 
ex-service men, A. G. Hilling ; Robinson Cup, W. F. Harrison ; 
Leagre Cup, E. S. Marriott ; Disk Competition, H. D. Pratchett 
Bell Medal, H. D. Prstchett ; Roberts Medal, Н. D. Pratchett; 
Daily T. press Medal, W. F. Harrison; Daily Telegraph Certificate, 
H. D. Pratchett: Daily Mail Certificate, Үү, F. Harrison. 


Australian Customs Judgment.—The Melbourne High 
Court judgment in the case, on December 6th, of Stewarts r. The 
Customs Department, laying down that the calculation of duty on 
foreign goods should be based on the commercial rate of exchange, 
and not on the par value of the ourrency of the country of origin, 
is expected to have a far-reaching effect, as many importers of 
goods may claim refunds of duty paid.—Reuter’s Trade Ser rice 
(Melbourne). 


Deed of Assigament.—C. W. Dixon, electrical engineer, 
1A, Clark's Buildings, Shafteabury Avenue.—Claims must be rent 
to the trustee, Mr. W. A. J. Osborne, Balfour House, Finsbury 
Pavement, E.C., by December 23rd. 


New Spanish Company.—The Sociedad Electrica de 
Orense has been formed at Bilbao, with & capital of 1,500,000 
pesetas, for the generation, supply, and distribution of eleotrical 
energy. 


Debts to Сегтапѕ, — 10 reply to questions in Parliament, 
Lord Somerleyton, for the Board of Trade, stated that the German 
Government had paid about £9,000,000, which had been шей in 
paying to British creditors their debts at pre- war rates of exchange. 
In addition, the proceeds of the sale of British property which was 
liquidated in Germany during the war had been remitted to the 
amount of over £5,000,000.— Гле Times. 


A New Belting.— Messrs. DieNy & Lucas, 329, High 
Holborn, W.C. 1, send ue a report of tests made at the National 
Physical Laboratory upon samples of Pieuvre“ belting —the 
invention of a Frenchman, M. Henri Guillon. For each belt the 
coefficient of friction was determined for three values of the 
maximum tension in the belt corresponding to the values о? 42, 75, 
and 115 lb. per inch of width respectively. The results given are 
very high compared with the values for most, or all, other types of 
belting. 

Industrial Content, — We have received from the 
Industrial Publicity Bureau, Penarth, Cardiff, a booklet bearing 
the above title addressed to industrial managers, recommending to 
their attention a series ok Pay-Day Talks," the first of which is 
enclosed. No. 1 is a talk upon the present chaot io state of Russia, 
with reasons for it. 


Inquiry.— Makers of china parts for electrical accessories 
are asked for. 
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Electrical Plant in New Zealand.—His Majesty's 
Trade Commissioner in New Z2aland (Mr. В. W. Dalton) has on 
many occasions drawn attention to the rapid electrical develop- 
ments in various parts of New Zealand, and to the increasing 
application of hydro-electric power to various industrial and com- 
mercial uses. He also poiuts out that in view of the large number 
of such small schemes (that is, up to £50,000 in value) the amount 
of business represented by contracts is considerable in the total, 
bat the time given for tendering is often too short to allow of 
offers being sent from home. It is, therefore, highly desirable 
that firms should have proper agents who can tender on the spot 
in New Zealand, as American firme are well placed in this respect, 
aud a good deal of business in the smaller contracts is going to 
America in consequence. 

The Dspartment of Overseas Trade (35, Old. Qaeen Street, West- 
miaster, S. W. 1) is in a position to supply names of agents in New 
Z»aland, and any United Kingdom firme not already represented in 
that Dominion, who may desire to act.on the above suggestions, 
a-e invited to approach the Department upon the matter. 


А Suburban Electrical Exhibition.— Last week an elec- 
trical exhibition was held at Electric House," 181, Peckham 
` Rye S.E. 22, where Mr, W. M. Williamson established offices and 
showrooms a year ago. The exhibition was opened to the public 
for a wesk, and many thousands of invitations were circulated in 
advance. An excellent display of electrical apparatus had been got 
together, covering practically the whole range of domestic appli- 
cations of electricity, and comprising, therefore, a great variety of 
lighting fittings, various types of radiators, electric irons, fans, 
suction cleaners, washing machines, cooking apparatus, ths Tungar 
rectifior, bed-warming devices, &c. Demonstrations of the uses of 
these apparatus were given, and on the occasion of our visit, it was 
clear that the public were keenly interested in the exhibits. Mr. 
Williamson, who is an electrical engineer and contractor, has used 
electric lighting, heating, and cooking in his own house for many 
years, consuming only about four tons of coal a year, although he 
has a large family ; he is, therefore, well qualified to testify to th» 
alvantages of electrical methods. Wetender him our hearty con- 
gratulations on his enterprise and on the admirable collection of 
interesting apparatus which he brought together. and trust tba* 
the results will prove as gratifying as he could wish. We venture 
to commend this praiseworthy example to the notice of other con- 
tractors ; exhibitions of éhis kind should go far towards educating 
the local residenta with regard to the comforts and convenience of 
the electric house. А 


Lead Report.—Messes. G. Cawson & Oo. report 
(December 11th) :— 

" The lead market this week has continued unsatisfactory, and 
prices after opening fairly steady have sagged all round. Arrivals 
during the week have been fairly heavy, in fact, heavier than the 
market could oomfortably digest. Some lead arriving rather 
unexp3ctedly, and sooner than was anticipated, sold down 
to £25. Furthermore, it is а very bad time in the year to have 
ansold arrivals comiag on the market, as consume:s endeavour to 
clear their stocks at the end of December, and to carry as little as 
nossible into the new year. Closing prices are:—Prompt and 
De zember, £25 10s. to £25 15s.; January, £26 to £26 5s.; 
February and March, £26 58. to £26 108.“ 

Messrs. JAMES FoBSTER & Co. reporting on December 11th, 
83y :— | 

" On Monday's market the only business done was for March at 
£27 to £27 10s., with buyers over at £27 58, The next day values 
were 10s. lower for all positione, December selling at £26 5e., and 
March at £26 153. On Wednesday the tone was somewhat firmer, 
D ember eelling at £26 53, and March at £27. Thursday and 
yesterday, however, were again easier, the close being slightly 
firmer at above figures. Consumers bave bought little or nothing, 
the bulk of the business done being professional. Board of Trade 
Rstarns for November аге :—Imports, 17,279 tons; exports, 3.934 
tons; leaving 13,315 tons for home absorption. The total avail- 
able for home consumption for the 11 months January Ist to 
Novembor 30th, was 81,382 tons—a monthly average of 7,400 tons. 
There can be no question that the consumption in this country is 
far in excess of thie figure. General conditions are too unsettled 
to expect anything like steady markets, but for the present, at any 
rate, it looks as if we may have a recovery in lead values.“ 


A Lock for Gasfilled Lamps.— Messrs. LAMI. Ok, LTD., 
inform us that they have now devised, and are putjiog on the 
market, a slight variation of the well-known Lamlok rir g to suit 
cortaia types of GES. holders, thus preventing large gaefilled 
Jamps with G.ES. screw caps being removed from their holders, 
Datails will be published within a few weeks. 


Electricity Supply Commercial Association —The West 
of Eog'and Division of the Electricity Supply Commercial Associa- 
tion held their annual meeting, on December 10th, at Bristol. 
The meeting was preceded by tea. and there was a splendid attend- 
ance of m3mbers. Mr. А. N. Allen (Gloucester) having resigned 
the sec etaryship of the Division, was heartily thanked for his 
whole-hearted services during the past two years. and Mr. C. 
Hanco:k (Bristol), was elected to fill the vacancy. The following 
memb:ra have been elected to the Divisional Council for the 
ensuing year: —Messrs. R. Н. Morris (Bath), A. N. Allen (Glou- 
ceater), Tripp (Cornwall), Toutt (Plymouth). W. Hounsell (Mine- 
head), Т. H. Gait, C. Hancock, E. Macvitie (Bristol), W. P. Short 
(Taunton), and Miss Radford (Bristol). The business meeting was 
followed by а musical programme arranged by the Bristol members, 
and a moet enjoyable eveniog was spent. 


Catalogues for Reval.—The Department of Overseas 
Traie informs us that H.M. Consul at Reval suggests, in a recent 
dispatch, that United Kingdom firme interested in trade with 
Eethonia might find it useful to forward oopies of their catalogues 
to the British Consulate for use in dealing with inquiries as to the 
names of manufacturers and suppliers of particular goods, and for 
distribution amongst the leading local firms and the Manufacturers’ 
Association in Reval. The Consul states that the Consulate is well 
supplied with particulars ав to the goods British firms can offer, 
but very few catalogues with details from the firms themselves are 
available. Catalogues should be addressed to His Majesty's Consul, 
British Consulate, Reval. The Department would like to be 
notified of any action taken, 

ESTHONIAN TRADE OREDITS.— Gold specie to the value of 
£500,000 arrived in this country from Reval, on the 9th inst., being 
consigned by the Bank of Esthonia to the Bank of England for the 
purpose of establishing trade credits in this country. 


Three-Shift System. The arrangements made at a special 
conference between the Engineering and National Employers’ 
Federation and representatives of the Amalgamated Engineering 
Union, which terminated at York last week, with reference to the 
inauguration of a shift syatem for the absorption of the unem- 
ployed in the industry, provide that it shall be applicable 
nationally, but that the system will be the subject of consultation 
with the Works Committe»s in each case. Each shift is to have a 
half-hour break for a meal. The first shift'a week will consist of 
43 hours, for which 47 hours will be paid; the aecond of 37} hours, 
for which 47 hours will bə paid ; and the third of 37} hours, for 
which 50 hours will ba paid.— The Times, 

Th» Daily /lerald states that a body of 100 Woolwich 
unemployed marched to the Western Electric Co.'s works at 
North Woolwich to press for the introduction of the three-shift 
system, as a means of absorbing some of the unemployed in the 
district. The men, after being conducted over the factory, were 
informed that, owing to an accident to a power generator, some of 
the machinery could only be used at night, with the result that 
the company, though in favour of the three-shift syatem, could not 
put it into force at present. 


Applications for British Trade Marks.—In our issue 
of December 23rd, on p. 719, the word Sartax appears under 
this head; this is incorrect, and should read Baitax.“ 


“ Cooperite.’—Mr. Sydney Wertheimer, secretary of 
Zirconium Alloys Syndicate, writes to 7e Times with reference to 
Cooperite, a new cutting medium for machining metal, an 
account of which appeared in the daily Press last week :—'' It is 
not the: property of any Sheffield firm, but is owned by the 
Zirconium Alloys Syndicate, of 64, Victoria Street, Westminster. 
An official test was carried out at works in Sheffield on November 
30th, where the toola were manufactured, and one of these tools 
was tested at the Sheffield Testing Works, Ltd., on D»cember Ist, 
in the presence of technical representatives of interested firms, 
and my eyndicate, with the result that our Cooperite tool at the 
same feed and speed removed the same weight of material per 
minute from a ateel bar as the best high-speed steel, but whereas 
the high-speed steel tool was done up in 2 minutes 20 seconds, our 
Cooperite tool lasted 21 minutes 21 seconds." 


International Patents Convention. — The Rumanian 
Government has signified its adherence to the international con- 
vention for the protection of industrial property as relating to 
trade marks and patents.— Financier, 


New Italian Electrical Companies.—There has been 
formed at Milan a company, styled Officine Meccaniche Tessari e 
Roux, for the manufacture of electrical and other apparatus, Its 
capital is 1,000,000 lire. | 

The Anonima Italiana Materiale Elettrico is the title of а com- 
pany established at Milan (Corso Venezia, 14), with а capital of 
250,000 lire, as electrical agents. 

At Novi Ligure has been established the Società Anonima Radius, 


with a capital of 150,000 lire, for the manufacture of electric _ 


lamps. 

With a capital of 250,000 lire the Società Anonima Materiale 
Elettricas has been launched at Milan for the representation of the 
Ohio Brass Co., of Mansfield, U.8.A. 

At Milan the Società Anonima Splendor has been embodied, to 
trade in the Arno patents for electrical and mechanical apparatus, 
Capital, 200,000 lire. 

There has been constitated at Rivello the Societa Idroelettrica 
Rivellese, with a capital of 1,000,000 lire, for the production and 
distribution of electric energy. 

At Turin & company has been established, Fratelli. Mosso e 
Ca., with & capital of 250,000 lire, for electrolytic production. 


The Società Italiana Pubblicità Luminosa S. I. P. L. has been 


reg s'e-ed at Turin, with a capital of 125,000 lire, for the utilisa- 
tion of electric apparatus for the display of written luminous 
phrases. 

With a capital of 375,009 lire, the Società Contatori Elettrici di 
Ing. Falco, Vitale e Са. has been constituted at Turin for the 
manufacture of electric апа other meters and instruments of 
precision, 


Patents ia Greece.— A copy of a Law (No. 2,527) 
relative to Patents in Greece, published recently in the Greek 
Government (7a:ette, may be consulted by United Kingdom firms 
interested on application to the Inquiry Office of the Department 
of Overseas Trade, 35, Old Queen Street, Westminster, S.W. 1,— 
Board of Trade Journal, 
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The Crisis in Electricity Supply. — In a long letter 
received too late for our last issue, Mr. W. A. Jones, general 
secretary of the Electrical. Power Engineers’ Association, 
replied to some of the points raised in the letter from“ Elec- 
tricity Undertaking,” which appeared in our issue of Decem- 
ber 3rd. The following are extracts from the letter :— 

In the first place, we desire emphatically to demur to your 
correspondent's statement that the National Joint Board is 
a self-constituted body. As a matter of fact, it was set up 
with the cognisance, and in many cases, with the definite 
approval of the electricity undertakings throughout the 
5 and of the various associations which represented 
them. 

The E.P.E.A., in view of its failure to secure representation 
on the N.J.I.C., was pressing for the formation of a separate 
Whitley Council for the technical staffs, and finally it was 
agreed, on the advice of the Ministry of Labour, that a 
National Joint Board should be formed consisting on the 
employers’ side of representatives of the four Employers’ 
Associations. That this board was not set up without the 
consent of these associations сап be amply demonstrated. On 
December 30th, 1919, a letter was received by the E.P.E.A. 
from the secretary of the I.M.E.A. intimating that the Council 
of the I. M. E. A. approved of the formation of an Industrial 
Council representative on the employés! side of those mem- 
bers of the staffs “ who are not eligible for representation 
on the trade union side of the existing Joint Industrial 
Council," and authorising the I.M.E.A. representatives to 
serve on the National Joint Board. 

On March 10th, 1920, a letter was sent to all undertakings 
notifving them of the constitution of the board, and recom- 
mending them to agree to accept the findings of the board on 
all questions affecting members of the staff. Many under- 
takings replied in the affirmative; some, however, ignored the 
communication. This, in the case of the members of the 
I.M.E.A., was foilowed on April 15th by a circular letter ex- 
plaining the procedure which had been adopted in the setting- 
up of the Joint Board, and specifically stating that the board 
was considering matters relating to salaries and conditions 
of employment. The circular concluded that“ the recom- 
mendations of these bodies should be considered as more 
or less morally binding on undertakings belonging to this 
Association.” 

It is not necessary to go any further and reiterate the state- 
ment regarding the resolution which was unanimously passed 
at the annual meeting of the I.M.E.A. on June 2lst. Suthi- 
cient has been said to show conclusively that it is quite 
inaccurate for undertakings to plead at this time of the day, 
that they were not consulted and had no voice directly, or 
indirectly, in drawing up the schedule, nor knew that it was 
being prepared." They certainly had an opportunity of 
making their wishes known, and if they did not choose to 
avail theinselves of it, the responsibility does not lie at the 
door of the E. P. E. A. | 

With regard to his contention that the length of service is 
not taken into account in the schedule, we would remind 
him that the figures laid down are minimum salaries, and 
there is no reason why undertakings which consider that 
length of service should be rewarded should not make suitable 
Increases to the schedule figures. 

We are sorry to note that vour correspondent takes up the 
position that it is doubtful whether undertakings are likely to 
permit of interference by outside bodies. Surely he must 
recognise that so long as salaries апа wages are determined 
as they have been in the past, solely by the unregulated 
operation of the law of supply and demand, or by individual 
bargaining between the staff and the employer, strikes will 
become the usual feature in the supply industry and not the 
exception. 

The tilt which your correspondent makes at the doubtful 
qualifications possessed by junior engineers in the smaller 
stations is very superficial. It must surely have occurred. to 
ehim that the deterioration in the personnel in the electricity 
supply industry—the truth of which no one will deny—has 
been almost entirely due to inadequate remuneration. Is it 
to be wondered at that efficient and highly trained men 
cannot be secured at the intolerably low salaries usually 
offered by such undertakings? 

The Secretary of the Ministry of Labour makes the following 
anhouncement :— 

The National Joint Board (Electricity Supply Industry) met 
representatives of the Ministry of Labour, on December 13th, and 
intimated that the following resolution had been adopted :—' The 
National Joint Board having done all that is possible to secure the 
acceptance of the schedule, and having obtained the adherence of 
undertakings supplying upwards of 90 per cent. of the total elec- 
trical output of the country, decide to report to the Ministry of 
Labour that there are still oertain undertakinga which have 
not accepted the schedule, and to ask the Ministry to 
enter into negotiations with respect to these under- 
takings.” In accordanoe with this resolution the representatives 
of the Ministry of Labour subsequently met the Executive of the 
E. P. E. A., when it was agreed that, as the Ministry are about to 
enter into negotiations with the outstanding undertakings 
(negotiations which would necessarily occupy time, the E.P.E.A. 
should suspend the notices against these undertakings, pending 
the negotiations. So far as regards the undertakings that have 
already accepted the schedule in its entirety, and those under- 
takings which, as a result of the negotiations, also accept the 


4 


schedule, it was agreed that the Ministry might intimate that the 
notices againat such undertakings are withdrawn. Arrangements 
will now be made to hold 5 inui бен auspices of the 
Ministry for the purposes of the further negotiations. ors 

The 1 он received from the E.P.E.A. indicated 
that 150 undertakings had accepted the schedule. Meetings 
were being held under the auspices of the Ministry of Labour, 
on December 16th, for the dissenting provincial undertakings, 
and on December 20th for those in the Greater London area. 

Mr. Norman Wyld, general secretary of the Society of 
Technical Engineers, in a letter to The Times, while expressin;! 
sympathy with the aims of the E.P.E.A., considers that the 
employers’ side of the Joint Board was armed with incomplete 
authority and, in the case of the municipalities, unnecessarily 
incomplete. 


Deflation in the United States.—In the Board of Trade 
Journal for November 18th Н.М. Ambassador at Washington 


describes the commercial and industrial situation in detail. 


After recounting the series of reductions in prices which have 
taken place during recent months in connection with food 
and clothing, &c., he states that unemployment has not yet 
grown to large enough dimensions to constitute а serious 
problem, but the possibility of its extension appears to be 
producing a sobering effect on labour, the strike record shows 
comparatively few disturbances, and the general labour out- 
look at the moment seems to be not too unfavourable. There 
is, as yet, no tendency on the part of manufacturers to force 
wages down. It would probably be impossible for them to 
do so until the cost of living has substantially decreased, and 
it must be remembered that the decline in prices has, so 
far, been confined, in the main, to transactions at wholesale. 
Nevertheless, the general trend of things is towards lower 
wage rates, and by next spring new contracts at lower figures 
may be possible. 


U.S.A. Trade Aims. — Mr. Colby is asking Congress 
for an increase of nearly £600,000 in the appropriation for 
the State Departinent, says the Daily Mail, which explains 
that the United States is finding itself in keen. commercial 
competition with other nations which, reviving after the war, 
are intensifying their efforts to gain fresh foreign markets, 
to seize the markets formerly controlled by enemy Powers, 
and to attain a higher degree of ecofiomic production, and 
that, therefore, an adequate staff of technical experts 1s needed 
in the foreign service of the United States. Formal steps are 
being taken in Chicago for the formation of a Foreign Trade 
Financing Corporation under the Edge Law (introduced by 
Senator W. E. Edge to stabilise the exchange), with a capital 
of £25,000,000, the object of which will be to reorganise the 
American export trade, now stagnant through the inability 
of European countries to pay for the goods they require from 
this country. It is proposed on the basis of the authorised 
capital to issue £250,000,000 worth of debentures covered by 
securities transferred to the corporation by foreign. purchasers 
of American goods. The same journal announces that over 
200 bankers assembled at Chicago and launched the organisa- 
tion on December llth, and states that the corporation is 
backed by some of the greatest American financers, and 
will, it is understood, be ready to begin operations by the 
New Year. The report of the organising committee is some- 
what significantly worded. It is recommended, for instance, 
that the extension of credit by the corporation be confined 
to countries where there is stable government and where 
there is an assurance of integrity of purpose," with the further 
proviso that the operations of the corporation be limited То 
financing for the benefit of the future foreign trade." The 
committee appointed to supervise the floating of the corpora- 
tion includes Mr. Herbert Hoover, Mr. John McHugh, chair- 
man of the Marine Commerce Committee of the American 
Bankers’ Association, Chas. H. Sabin, president of the Guar- 
anty Trust Co., and Mr. Paul Warburg. 


Trade with the Argentine Republic.—According to 
information received in the Department of Overseas Trade, from 
Н.М. Commercial Secretary at Buenos Aires, it ія announced by 
the Ministry of Public Works that in all departments of the 
Ministry, registers shall be compiled of local firms known as 
importers, or makers of, or dealers in, materials of the kind usaally 
required by the various departments, so that each firm may be 
invited to present offers in cases of private calls for tenders. As 
regards public invitations for tenders, it will be necessary for each 
offer to be accompanied by a public document proving the right to 
represent the firm concerned in any case where the firm itself does 
not directly make an offer. This measure has been taken owing to 
cases having occurred of two parties offering goods manufactured 
by the same principals. These decisions affect offers which may 
be made to offices under the control of the Ministry of Public 
Works only. 


Wages in Australia.—The recommendations of the 
Federal Basic Wage Commission provide for a minimum wage 
which varies in the different capitals of the Commonwealth. The 
highest is that proposed for Sydney, where the weekly minimum 
wage suggested is £5 17s., and the lowest is that for Brisbane 
£5 68. 2d. If put into force these recommendations will increase 
the wages bill of the Commonwealth by from 70 to 100 millions 
sterling, the present weekly average wage being £3 16s. Employers 
and the Government are alike gravely concerned, and it is believed 
that a modification of the recommendations will be sought,— 
Heuter'a Trade Service (Melbourne), 
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W. Nicolle and various members, while Sir Keith Elphinstone 
hted the company with his Scotch yarns. 


For Sale.— By order of the Disposals Board, Ministry of 
Manitions, Мв. C. D. PHILLIPS will sell by auction, on Tuesday, 
January llth, at the Subscription Rooms, Stroud, Gloucestershire, 
and on Wednesday, January 12th, at No. 86, С.В. Depót, Rotherwas, 
Hereford, a quantity of machine tools, several generating sets, 
motors, oil engines, &., lying at Minchinhampton, Leighterton, 
and Rendcombe (Glos.) and Hereford. For particulars see our 
advertisement peges to-day. 


Vickers Norweigan Company. — An announcement 
published in а Norwegian newspaper intimates that the name 
of Westinghouse Norsk Elektrisk A.S., has been changed to that 
of Vickers Norsk A.S. of Ohristiania. 


LIGHTING AND POWER NOTES. 


Accrington. — New PLANT РВОРОВЕр. — Alderman 
Higham, chairman of the Electricity Committee, reports that the 
electrical engineer has been instructed to proceed with a scheme 
to com the station, now capable of bolding plant to take a 
constant load of 20,000 H.P. At present the load varies from 5,000 
to 6,000 H.P. They were installing further plant to give а load 
of 8,000 Н.Р. Unless they secured immediate borrowing powers 
they would pass through a period of the year very favourable for 
installing new plant. 


Barrow-in-Furness,—LoaAN SANCTIONED.—The Elec- 


tricity Commissioners have given formal consent to the borrowing - 


of 431,493 in connection with the electricity undertaking. 

WATER-POWER SCHEMES.—The Town Council is contemplating 
a scheme for generating electricity by means of water power at the 
Backbarrow Falls of the River Leven. The scheme is estimated to 
cost £80,000, though there is a larger scheme for the whole of 
Furness, Cartmel, and South Cumberland, estimated to оо 
£500,000. Farther details of the waterfall scheme are to be 
obtained and considered by the Council before being put before the 
Com missioners. 


Belfast.—BREAKDOWN.—On December 6th a stoppage at 
the electricity works put a large amount of factory machinery out 
of action, while the whole of the tramway services were held up. 


Belton.— YEaR’s WORKING.—The accounts of the elec- 
tricity department for the year ended March 31st last, show a 
total revenue of £200,569, compared with £138,672 in 1918-19. 
Working expenses amounted to £140,248, against £91,623, leaving 
a gross profit of £60,321 (£47,049). The payment of capital 
charges reduced this to a debtor balance of £2,671, which, how- 
ever, was more than covered by the surplus of £4,432 brought 
forward from the last period. The number of units sold rose from 
33,7 1509 to 24,944,906, and the price obtained per unit from 1'06d. 
to 1:264. 


Bourne End.— PROVISIONAL ORpER.—The Bourne End | 


and District Electricity Corporation, Ltd., is applying to the 
Electricity Commissioners for a provisional order to supply eleo- 
tricity to the parishes of Woodburn, Little Marlow, and Hedsor, &o. 


Backingham.—Paorosep MUNICIPAL UNDERTAKING.— 
The Town Council has instructed the Lighting Committee to con- 
sider the question of establishing a municipal electricity under- 
taking. 

Canada. —ToRoNTO PuRcHASE.—An agreement has been 
reached between the interests represented by Sir William Mackenzie, 
the City of Toronto, and the Ontario Hydro-Electric Commission, 
by which the City of Toronto and the Hydro-Electric Commission 
acquire the Electrical Development Co., which operates the trans- 
mission service between Toronto and Niagara Falls, the Toronto 
Electric Ligbt Co., whioh competes with the civic electric plant, 
and the Metropolitan, Scarborough, and Port Credit Radial Railway, 
which terminates in Toronto. The total price for the Metropolitan 
Radial Railway, the Electrical Development Co., and the Toronto 
Electric Light Co. is $32,734,000 (£8,183,500). The city con- 
tributes to the purchase $7,811,000 (£1,953,000), for which it 
acquires the Toronto Electric Light Co. and the Radial Railways 
centring in the city. The balance of the amount is assumed by 
the Hydro-Electrio Commission, with the approval of the Ontario 
Government.— The Times. 

Cannock.—BuLK SuPPLY.—lt was reported at a meeting 
of the Urban District Council that a draft agreement had been 
approved with the Wolverhampton Corporation for the supply of 
electricity in bulk to the Cannock area. » A aite for a transformer 
station is to be obtained on the Cannock side of the area. 


Ceylon.—HDbRo-ELEOTRIC DEVELOPMENT.—It is re- 
ported that the Government of Ceylon is about to take up 
vigorously the matter of hydro-electric development in the island. 
Conversion from steam to electrical operation is contemplated on 
the railways, and an early beginning is to be made on part of the 
system, and also with several of the local industries. Ceylon has 
ample sources of hydro-electric power and a good command of 
labour, and should soon become a highly-developed industrial 
centre.— Indian Engineering. 


Cheriton.—STREET LiGHTING.—The Urban District 
Council has accepted the offer of the Folkestone Electricity Supply 
Co., Ltd., to convert 27 gas lamps to electricity. 


Crieff.— WATER PowER.—The Town Council is applying 
to the Electricity Commissioners for a Special Order to authorise 
the generation and distribution of electricity locally. The scheme 
isto harness the water power of Loch Turret. Mr. J. E. MacEwan, 
A.M.Inst.C.E., is consulting engineer. 


Continental.— F Rance.—Paris shopkeepers and hotel 
proprietors are much urbed by an a ion made by the 
electricity companies of Paris to the Prefect of Police to permit 
them to reduce the power supplied to commercial ‹ stablishments 
between two and five o'clock in the afternoon. The companies 
admit that they are not short of fuel, but point out that the con- 
dition of their plant, which badly needs renewing, makes it 
impossible for them to supply the necessary power when both the 
factories and shops are drawing heavily upon it. Reuters Trade 
Service (Paris). 

DENMARK.— The Danish Ministry for Public Works has 
appointed a committee to investigate the question of the possibility 
of utilising water powers for hydro-electric works other than 
those already in use or in progress. 

SwWEDEN.—A new electric power company is being formed at 
Stockholm for the purpose of utilising the power of certain West 
Norrland waterfalls. The minimum share capital of the company 
has been fixed at 230,000 kr. Among the founders of the new 
concern are Messrs. Curt Hirstroem, Tor Ludwigs and Victor 
Aangman.— Reuter's Trade Service (Stockholm) 

NORWAY.—A committee has been appointed by the Norwegian 
Government to consider the possibility of transmitting electrical 
power from Norway to Denmark. It is reported that a similar 
committee has been appointed by the Danish Government, and that 
the two committees will discuss the question, first separately, and 
afterwards jointly, if there appears to be any possibility of realising 
the scheme. Two alternative lines of transmission are mentioned, 
namely, ria Goteborg across the Cattegat to Fredrikshavn, and from 
the South of Norway to Hirtshals.— Finaneial Times. 

SWITZERLAND.—At the meetings in June of the Swiss Elektro- 
technische Verein and the Verband Schweitzer Elektricitatswerke, 
agreement was come to for the standardisation of supply voltages. 
Two series of pressures had been previously proposed :—(1) А c. at 
115, 220, or 350 volts, and D.C. at 110, 220. 440 volta; (2) A C. at 
145, 250, 440 volta, and D.C. at 125, 250, and 500 volts. By a small 
majority, the first system was declared preferable, and was finally 
unanimously adopted by the two societies. These voltages are, 
therefore, declared normal, and firms are asked to conform thereto 
for new, as well as old, undertakings. These figures stand for the 
voltages at the terminals of the consumer's apparatus, under a 
normal load. New rules will shortly be issued for transmission 
line pressures, | 

Water power is scarce in Switzerland, saya The Times, owing 
to the fact that there has been no rain for many weeks and 
that the mountain lakes are frozen; Berne municipal authorities 
announce that electricity may not be used for heating purposes 
from 6 a.m. to 10 p.m. 

ITALY.—The Department of Overseas Trade states that the 
Commercial Counsellor to His Majesty's Embassy in Rome has 
forwarded to the Department of Overseas Trade the following 
particulars of the great reservoir and hydro-electric power works 
which are at present under construction near Palermo, Sicily, by 
an Italian firm. The particulara are taken from the Giornale di 
Sicilia, which states that the main reservoir, which will be situated 
at Piana dei Greci, 17 km. from Palermo, wil! be rendered possible 
by the conetruction of a dam 34 m. high, built dry (150,000 ob. m. 
of masonry) and 400 m. long. This will entail the submersion of 
over 3,000,000 sq. m. of arable land, which is situated at an 
altitude of 612 m. above the sea level. The “ utilisable capacity of 
the reservoir will be 15,000,000 cb. m. The water of the basin will be 
taken by means of & canal of an approximate length of 13 km., of 
which 6 km. is tunnelled through the mountain, and aqueducts, 
which lead into a reservoir cut into the rock, having a capacity of 
50,000 cb. m., at & height of 370 m. above sea level. The water 
will then flow into a tunnel, roughly 1 km. in length, at a slope 
of 2 per 1,000, and thenoe be conducted into a pipeway to a 
level of 406 m. It will thus fall 474 m., and will be used for 
actuating three groups of turbines, each developing 3,500 Kw. 
Two km. of discharge canal will then take the water to the River 
Oreto. The works were initiated in June, 1919, and it is hoped to 
finish them in April, 1921. It is anticipated tbat the completed 
work will cost 40,000,000 lire. An overhead line 4 km. in length 
will carry energy at 10,000 volts from the central station to the 
outskirts of Palermo, and thence underground to distributing 
centres. A second cable will supply the industrial quarter of the 
city at 2,000 volts. 

Following upon а disagreement on a question of wages between 
the Rome Municipal Electric Services Authorities and the elec- 
tricians, the latter proclaimed a strike, tc teke effect as from 
November 30th. The Municipal Authorities У teps to assure 
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reduced lighting arrangements and restricted tramway sorvices 
by drawing upon the resources of the Rome Gas Co., which serves 
most of the houses and public buildings, | 

A later message states that the strike is at an end. The questions 
at issue are to be decided by arbitration, which will be conducted by 
the Minister of Labour, Signor Labriota. The men will not receive 
wages for the days during which they were on strike.— /tewter’s 
Trade Service (Rome). 

TURKEY.—EXTENSION OF CONCESSION.— The Société Ottomane 
d'Electricité, which has recently arranged with the Turkish 
Government for the prolongation of its concession for а further 
33 years —that is. until the end of 1953—18 arranging for a large 
extension of its generating plant. At the present time two new 
boilers and а 10,000-Kw. steam turbine and generator are being 
installed, and it is expected that the latter will result in a'con- 
siderable economy in coal consumption. 


Doncaster.— ELECTRICITY 7. Gas.—The Watch Com- 
mittee has been considering alternative electricity and gas schemes 
for improved street lighting, but has decided not to take any 
further action in the matter at present, 


Faversham.— Loan.—The Town Council has applied for 
а loan of £17,000 for electricity purposes. 


Glasgow,—BREAKDOWN.—A breakdown of one of the 
new 15,000-KwW. turbo-alternators at the Dalmarnock power station 
has caused much interruption of the electricity supply. Another 
new alternator is being connected up. 


Grays.,—ELEcr&iciTY IN Housrs.—The electrical engi- 
neer has been instructed to prepare alternative estimates for 
electric lighting and for electric lighting and cooking in the houses 
being erected by the Council. А new typ? of electrical cooker is 
being experimented with. 


Harrogate. — Loan. — On December 7th an inquiry 
was made by a Ministry of Transport. inspector into the circum- 
stances in which the Corporation desires to borrow £22,000 for 
electricity works extensions. Mr. G. Wilkinson pointed out that 
more boiler power was required to meet increased demands for elec- 
tricity. The Inspector asked questions regarding condensing water, 
and was informed that & main from the town waterworks ran 
near the station and could probably supply sufficient water for 
condensing purposes. |] 


Hereford. — RuraL ELECTRICITY. — During the war 
the War Office opened a large shell-filling factory at Hereford, and 
plant was erected for the supply of a large amount of electric 
power. After the armistice, the factory was closed down, and was 
about to be dismantled when the Corporation took it over. The 
city's capacity to supply electric power has thus been largely 
increased. Many villages and country houses аге now lighted 
electrically, and the number of farmers who employ electricity 
for power increases every week. It is used for threshing, grinding 
corn, chaff cutting, and daily work, and its scope seems to be 
unlimited. The scheme was criticised at the meeting of the City 
Council on December 8th. In reply, the chairman of the .Elec- 
tricity Committee pointed out that the citizens had the benefit of 
a modern plant worth £100,000 at no coat to themselves, and that 
it enabled them to obtain electrical power at а cost of only 60 per 
cent. over pre-war prices, instead of 100 per cent. He mentioned 
that they hoped by Easter to be able to supply the northern part 
of the county, comprising Leominster, Weobley, and Kington. 


Heston and : Isleworth.—BuLk SurPLv.—The new 
transformer and switchgear which is being provided to enable the 
Urban District Council to take а bulk supply of eleotricity from the 
Twickenham and Teddington Electric Supply Co., Ltd., has been 
installed. 

Houghton-le-Spring, — ELECTRICITY снеме. — The 
Urban District Council has been recommended by a Sub-Committee 
to consider the question of lighting the district by electricity. 


Iceland.—WATER PoweR.—The Government is to lay 
31 Bills before the Altinget in February next, one of the most 
important of which is thet relating to the utilisation of water 
power.—Jteuter's Trade Service (Copenhagen). 


Lurgan.— ELECTRICITY ScHEME.—It was reported at an 
Urban Council meeting that the plans for the new electricity 
scheme were almost completed. 


Maidenhead.— MAXIMUM Price ORDER. — The Town 
Council having applied for an order to increase the charges for 
electricity, the Ministry of Transport has replied that a maximum 
of 104. per unit, instead of 1в., as suggested, should prevent а 
loss, The Covncil has desided to press for the Is. maximum. 


Mersey Power Co.— NEW PLANT. — The new additional 
generating plant of the Mersey Power Co. is nearing completion at 
Weston Point, near Runcorn, and it is probable that the company 
will arrange to extend the area of its supply. 

Morecambe.— LOAN.— The Town Council has applied 
for a loan of £3,030 for mains, services, and meters, in connection 
with the housing scheme, 

Nelson.—h EsraicTioN or I.1GHT1NG,—Shopkeepers have 
been asked to restrict electric lighting up to 5.30 p.m., as the plant 
is running with from 30 to 35 per cent. overload. 

Perth.—NEw PLANT DELAYED.—It is complained that 


the Corporation's scheme for the development and improvement of 
the electrical undertaking is being held up. The scheme involves the 


installation of additional plant at the works, and when the matter 
came before the Electricity Commissioners for approval, they were 
not satisfied that the proposed scheme was the only satisfac'ory 
method of dealing with the future demands for electricity in the 
Perth area. They have now informed the Corporation Electricity 
Committee. that in view of the proposed development of elec- 
tricity schemes in Perthshire, they desire an interview with the 
city electrical engineer. The Committee, however, is asking in 
the first p'ace for the Commissioners’ views in writing. 


Portrush.—LoAN SaNcTIONED.—It was reported at a 
meeting of the Urban Council, relative to the application for per- 
mission to borrow £15,000 for the purpose of the Council’s elec- 
tricity undertaking, that the Electricity Commissioners intimated 
sanction to the borrowing of £11,985, further consideration to bs 
given to items not covered by this amount. 


South Wales.—Strike Serriep.—The recent strike of 
the 20) stokers employed by the South Wales Power Distribution 
Co. was provisionally settled by granting the men 3d. an hour extra 
pending the decision of the J.N.I.C., which is to consider the case 
to day (December 17th). The claim made was for 34d. per hour 
increase. The strike deprived several collieries in the Pontypool 
district of power, although sufficient was supplied to keep the 
pumps and fans working. 


St. Annes. NEW Borers Proposep.—The electrical 
engineer has drawn the attention of his Committee to the fact that 
the maximum demand for electricity considerably exceeds the 
higheat yet recorded, and it will, therefore, be neceasary to consider 
increasing the boiler plant before next winter. The limit of the 
generating plant is also being reached, but he does not propose 
taking any steps until the position with regard to national elec- 
tricity supply is a little clearer. 


St. Mellons.—SuPPLy DECLNED.— The Rural District 
Council has refused to sgree to the proposal of the Newport 
(Mon.) Corporation to extend its electricity supply into the district. 


Twickeaham.—PRIcE INCREASE,—The charges for elec- 
tricity supplied by the Twickenham and Teddington Electric Supply 
Co., Ltd., have been revised. The company recontly sought power 
to charge 18. per unit for lighting, and consumers using slot meters 
are being asked to pay an extra 3d., making a total of 9d. in the 1s. 
The unsteadiness of the voltage, combined with the high charges, 
is driving private consumers to adopt other means of lighting 
their premises. й i 


Tullamore.— ELECTRICITY ScH&ME.— Over 11,220 £1 
shares have been applied for in the Tullamore Electric Light and 
Power Co., out of a total of £25,000. Contracts have been entered 
into and suitahle buildings purchased. 


United States. HYDRO ELECTRIC ScHEME. — The 
National Electric Light Association Bulletin states that plans to 
develop hydro-electric energy sufficient to supply light and power 
demands of 17 cities of the size of Los Angeles have been announced 
by the Southern California Edison Co. These, according to a 
statement made by the general manager, contemplate the expendi- 
ture of $200,000,000 for tbe construction of hydro-electric plant 
on the waters of the Kern and San Joaquin Rivers, Big Creek, 
Huntington Lake, Shaver Lake and Florence Lake, with an 
ultimate generating capacity of 750,000 H.P. The programme of 
the company contemplates the construction of generating plant 
over a period of 15 years, bringing into service 50,000 H.P. per 
year. This, according to estimates based on authentic Chamber of 
Commerce figures, will be necessary to meet the demands for irriga- 
tion of agricultural landa and for supplying power to new industries 
within the territory covered by the Edison service in 10 oounties of 
Southern California and the San Joaquin Valley, which are equal 
in area to the States of Massachusetts, Connecticut, Vermont, New 
Hampshire, Rhode Island, New Jersey, and Delaware. 

NEW YoRK.—The New York Edison Co. is to erect a new power 
house, to cost 85.500, 000, in the Port Morris section of the city.— 
Reuter's Trade Service (New York). 


Warrington.— NEW PLant.—In seconding the accep- 
tance of a tender for two turbo-alternators, each of 6,000 Kw. 
capacity, Sir Robert Peacock explained to the Town Council that 
it had already sanotioned the purchase of three, but the Ministry 
of Transport had only authorised two. Delivery would take 16 
months, and meanwhile the Council was unable to supply 6,000 K w., 
for which it had applicants, but was negotiating in resp»ot of 
4,00) Kw. The Council has given sanction to an application to 
borrow £20,351 to cover capital expenditure for the next three 
years, instead of borrowing the money in small amounts. 


» 


TRAMWAY AND RAILWAY NOTES. 


Blackpool,.— Loans SanctioneD.—The Corporation has 
received sanction to borrow the following amounts: Reconstruction 
of sections ot the tramways, £202,246 for 15 years; new boilers 
for the electricity works, £12,250 for 15 years. 


Brazil.— RIO DE JANEIRO.— Owing to the sudden failure 
of electricity on Dec. 11th in Rio de Janeiro, the town was plunged 
into darkness, The tramway trattic was completely paralysed, but 
police motors and firemen assisted in conveying suburban 
inhabitants to their homes.— Morning Post, 


= 
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Continental.—ITALVYV.— Various tramway companies, in- 
cluding those in Bologna, Florence, Lezhorn, Milan, Palermo, Turin, 
Verona, and various small Italian towns, are financially embarrassed, 
owing to the wage domands of their personnel, and have formed a 
combine which prop5se3 to hand over the tram ways to the Italian 
Government or the municipalities. The ssheme is being examined 
by the Minister of Public Works, but the Government is inclined to 
reject the. proposal, not wishing to make a precedent for similar 
Italian undertakings.— Economic Rerievo, 

FRANCE.—Compulsory good manners should result from by-laws 
. Which are proposed by the Seine Departmental Council for all 
tramway-care and omnibuses working in tho district. The new 
regalation will compel men always to give up their seats to elderly 
women or mothers with children.— Daily Mail. 

SWEDEN.—It was recently mentioned that the Stockholm Tram- 
way Co. had ordered a total of 50 tramoars from two German firms, 
the cars being said to weigh from 20 to 25 tons each. It has now been 
discovered that the bridges in Stockholm are only able to tear 
weights of up to 12 tons. An inquiry hu now been instituted by 
the managing director of the tramway company for the purpose 
of ascertaining how to overoome the diffisulty and how auch an 
oversight as to the carrying сарас іу of the bridges could have 
occurred before placing the orders. 


Dablin.— Errect or * CurFrew " ORDBR.— The extended 
“Curfew regulations in Dublin having curtailed the tramway 
service for about 24 hours nightly, the Corporation had decided to 
dispense with about 60 spare men—but, on consideration, and 
in the hope that the “Curfew” hours might be chanyed, the pro- 
visional notices have been withdrawn for the present. The tram- 
way receipts have suffered badly as a result of the enforced closing 
down of the service at 9.30 p.m. It is said that the recent increase 
in the fares has proved ineffective, and that the haif.yearly 
retarns, which are due shortly, will compare unfavourably with 
those of last year. 


L. & Y. Rallway.—ELECTRIFiCATION DEFERRED.— 
Replying to the Oldham Corporation as to the suggested electrifica- 
tion of the Manchester to O:dham and Rochdale line, the 
Lancashire and Yorkshire Railway Co. points out that the present 
is not the time to embark on the expenditure which such a scheme 
would entail, but adds that the matter has not been lost sight of. 


Liverpool.—H:icH-SPkED Track.—The construction of 
a high-speed track at the side of Prince's Road is estimated to 
cost £29,795. It is stated that to reconstruct the existing tram- 
ways for the same length with paved surfaces would cost £31,556. 

At a later meeting of the Tramways, &o., Committee, it was 
decided to take no further action in connection with the scheme 
for the present. 


London.—Fare INcREASE.— The revised fares on the 
London United Tramways system came into forve last week, the 
fares for the longer journeys being those chiefly affected. 

CHABING Cross IMPROVEMENTS.—At Charing Cross Under. 
ground atation a new subway, atairways, and booking offices were 
opened on December 6th. 

New stairways lead down from both the East-bound and West- 
bound platforms to & subway which runs close beneath the 
District Hailway tracks, and the effect is to provide separate 
entrances and éxits for passengers moving between the District 
platforms and the Tub: escalators. By thie means congestion will 
be greatly relieved, if not entirely eliminated. It is reckoned that 
a daily average of about 130,000 persons use the communications 
between the District Railway and the Tubes at Charing Cross. To 
round off the scheme ii is intended as soon as possible to construct 
a footbridge providing a new way out to the Embankment, as well 
as additional means of crossing from one District platform t» the 
other.— Daily Telegraph. 

CHRISTMAS ARRANGEMENTS.—At а meeting of the London 
County Council on December 7th, Mr. W. J. Squires, chairman of 
the Highways Committee, stated that last year's arrangements with 
regard to the running of the tramcars on Christmas Day and Boxing 
Day would be followed. The tramcars would cease to run at four 
o'clock in the afternoon on Christmas Day, but the services would 
be maintained throughout Boxing Day. 

Special late tramway services would be run on New Year's Eve 
as usual.— Daily Telegraph. 

APPLICATION FOR TIME EXTENSION.—The London Electric 
Railway Co. has applied to the Ministry of Transport for an order 
granting an extension of time for the constrnction of ths author- 
ised railway wbich will link up Edgware and Hendon with the 
Golders Green and Charing Croas line.—7/e Timex. 


Newport (Mon.). HEAVY Dericit.—It is stated that 
during the firat seven or eight months of the present financial year 
a loas of £10,000 has been incurred in connection with the tramways; 
£1,000 of this sum represents an actual loss on working, but the 
renewal of track has necessitated the expenditure of £9 000 out of 
revenue, owing to the failure of the Corporation to set aside reserves 
for depreciation and renewals. An application is being made for 
permission to increase fares by 50 per cent. 


Nelson.— Wace DEMAND.—At a meeting of the Town 
Council, on Dacember 8th, the chairman of the Electricity and 
Tramways Committee said the application of the Municipal Tram- 
ways Association for advances in wages would involve £1,296 per 
annum, making a total loss of £2,016. The preient tramway track 


wanted renewing, and would have to Ыз relaid at a cost of about. 
£37,500. For the undertaking to meet its liabilities, 4d. per car- : 


mile would have to be charged, 


Stockton-on-Tees. —PRoPosgD TRAMWAY PUROHARE.— 
The Town Council, on December 7th, again considered the question 
of joint tramway control with Middlesbrough and Thornaby. А 
report bearing on the special case lodged by the three Corporations 
against certain terms of the tramways arbitration award (with- 
drawn because Middlesbrough decided not to proceed) was 
submitted by the Town Clerk. He quoted the decision recently 
given in the case of the Oldham, Ashton, and Hyde Electric Tram- 
ways Co., Ltd., r. the Corporations of Ashton-uuder-Lyne and the 
Audenshaw and Danton Urban District Councils. Amongst 
the points stated were three analogous to the points in the 
special case set down by the Middlesbrough, Stockton, and 
Thornaby Corporations—viz., (а) as to the allowance for engin- 
eering; (ö) as to cost of-raising eapital ; (с) as to whether the 
tramway company was entitled to receive a sum for interest on 
capital during construction. ae 


U. S.A. NREwW York.—The cars recently put into service 
on the New York subways are in many respects similar to those 
recantly delivered to the London Electric Railway, described on 
another page of this issue. /nxdian Engineering says :—There are 
fixed seats for 78 passengers and folding seats for 12 more, the latter 
being used only in the slack hours, as they block some of the 
doors; at other times they are folded back to free the doors and 
give standing room. The car is 67 ft. long and 10 ft. wide ; it has 
four doors on each side —two are double and two single ones 
placed closed together. A separate push-button is provided for 
opening each door, but there is another single button for closing 
all doors simultaneously. All buttons are placed on the panel 
between the two single doors within convenient reach of the gate- 
man, who stands in the middle of the car. Near the doors there 
are vertical poles and also white enamelled hand grips for enabling 
standing passengers to support themselves. T M 


TELEGRAPH AND TELEPHONE NOTES. 


Brazil.—Negw CABLE. — Santos is, according to The 
Tunes, being connected with Monte Video by means of a new 


| submarine cable. 


Forelgn Telegraph Rates.—The rates per word for tele- 
grams to Algeria, Republic of Andorra, Belgium, France, Holland, 
Tahiti, Belgian Congo, and certain West African French colonies 
and possessions have been revised. 


German Cables.—DisPuTE SkTTLED.—The differences 
over the disposition of the German cables were smoothed over at а 
plenary session of the members of the International Communica- 
tions Conference sitting at Washington, on Decembar 13th. , The 
negotiations will, therefore, continue, but the basis of the 
prospective agreement has not yet been disclosed.— Reuters Trude 
Service (Washington). | 


Italy.—AuroMxATIO TELBPHONES.—The plans have been 
prepared for the convers'on of the telephone network of Rome to 
the automatic system, with the oables laid underground. For this 
purpose the city has been divided into seven zones, each to be served 
with its own exchange. Two of these zones are to be taken in 
hand at once. The scheme isa part of a general plan to reform 
the telephone system in all the large towns of the peninsula. 

The work has already been begun оп the construction of the 
new urban telephone network in Venice. Some 14,000 metres of 
cable are to be laid underground, and, in view of the peculiar 
nature of the вой, topographical conditions, and the narrow and 
tortuous streets, the work represents an uniqus task. The cables 
will be laid in wooden troughs filled with asphalt at & mean depth 
of 60 cm. The 6,000 pairs of conductors will be carried from: the 
underground cables to the most suitable points of the city by 
means of 33 rising columns, and branched off by aerial cables in all 
directions for the service of existing subscribers as of those foreseen 
from the extension of the network up to the year 1930. It is 
anticipated that the completion of the installation will take at 
least 15 months. А 


Sweden.—NEkw CasnLES.—ÀAccording to the Zlektro- 
technische Zeitung, the Swedish telephone administration, in order 
to meet the growth of telephone traffio, is to install telephone cables 
between Stockholm and Gothenburg, Stockholm and Malmö, ‘and 
between Falköping and Jonkóping. The Swedish Government has 
voted the funds for the first part of the installation, Stockhoim 
and Gothenburg, in order that it may be ready for the projected 
electric railway line. The cable will be erected along the national 
highway and furnished with additional plant in five intermediate 
stations. This will consist of the conductors required for the 
traffic, both from the intermediate stations and from Stockholm to 
Gothenbarg. To inorease the clearness of transmission, Pupin 
coils will be fitted at every 267 km. The number of the con- 


ductors, which differ on the severa' sectione, has been calculated 


on the estimated traffic for the year 1931; but on the first installa- 
tion, the Pupin coils, will correspond to the demand in the year 
1926, and the additions to the immediate demand. . The contraet 
has been given to the General Electric Co. Tte line is about 


600 km. long. | = 
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Switzerland.— WIRELESS TELEPHONY.—An interesting 
demonstration of wireless telephony was made between Chelmsford, 
England, and Geneva on December 12th, before a group of journa- 
lista, who are attending the assembly of the League of Nations, at 
the Halle de Ia Reformation. At Geneva the messages were inter- 
cepted by the aerial at the recently erected Marconi receiving 
station, and carried over several miles of landline to the Conference 
Hall of the League. Messages were spoken by several persons, 
including Mr. А. Graham Bell, who used an ordinary desk telephone 
at Marooni House, London, which instrument was connected by a 
post-office line direct to the Marooni wireless transmitting atation 
at Chelmsford; the messages were automatically relayed to 
Geneva, where ordinary telephone receivers were used to listen to 
the messages. A Stentorphone was also used, which consists 
of a magnifying trumpet from which sound is projected by means 
of a pneumatic fan. 


Telephone Call Recorder.—It ia reported that Mr. A. W. 
ood has provisionally patented an apparatus designed to record 
the number of unanswered telephone calls. The function of the 
device is to utilise the energy of the ringing bell to register, by 
means of a moving tape and self-inking pen, each call that is not 
answered. If the exchange operator knew the Moise code she 
could register the number of the caller if he received “ no reply." 


Telephones.— SALE or LiNEs.—In a written answer to 
а question in the House of Commons, on whether he was aware 
that persons possessing telephones were advertising the sale of 
their lines, the Postmaster-General stated that the benefit of a 
contract for telephone service could not be assigned to another 
person without the consent of the Postmaster-General. Should 
it be discovered that an attempt was being made to transfer an 
installation to а new subscriber under the guise of а removal, the 
transaction was at once stopped. The allocation of surrendered 
lines rested with the Poet Office, and not with the ceasing 
subscriber, 


United States.— INTERNATIONAL COMMUNICATIONS CON- 
FERENCE.—The delegates to the International Communications 
Conference have made а technical recommendation for submission 
to а general conference of all nations to be held later. The 
recommendations of the Conference advocate the desirability 
of increased cables between North America and the Orient, and 
between America and Australia, and of a cable connecting North 
America and Italy. 

It is proposed that the telegraph and wireless conventions 
formerly governing international communications shall be 
amalgamated. Another suggestiun is that a Universal Electrical 
Communications Union shall be established, having for its 
object the international reciprocal exchange of telegraphic 
and telephonic communication by land-line, cable, wireless, and 
all other forms of signalling, as well as the extension and improve- 
ment of such means of communication. It is further proposed 
that an Electrical Communications Council shall be established 
consisting of representatives of Great Britain, France, Italy, Japan 
and the United States, and four representatives eelected by the other 
Powers ‘sending delegates to the General Communications Con- 
ference. Such Council would meet frequently, its chief function 
being to encourage the improvement of communication facilities. 
The Conference also recommends the adoption of the wireless 
protocol provisionally adopted by the Allies during the war.— 
Reuter's Trade Service (Washington). 


CONTRACTS OPEN AND CLOSED. 


The date given in parentheses at the ond of the par h indicates 
: the гг of the ELEOTRIOAL REVIEW in whiok the " Official 
Notice” appeared.) 


OPBN. 


Australia.—M kLBovRNE.— February 24th. Electricity 
Commissioners. Plant for the Morwell power scheme—25,000- 
12,600-Kw. turbo-alternators, 600-Kw. turbo-alternators, condensing 
plant, circulating pumps, transformers, and switchgear, copper 
cable, steel transmission towers, &o. (November 26th.) 

QUEENSLAND. — January 26th, 1921. P.M.G.’s Department. 
Telephone apparatus and parts. Schedule 509. (December 10th.) 

SYDNEY. — January 3lst. Municipal Council H.T. and L.T. 
cable (specification No. 628). Electric Lighting Department, 
Town Hall, Sydney. 

Belglum.—ANTwERP. January 11th. Installation of 
electrio light in the bonded warehouses at Antwerp. Copy of the 
specification in French can be seen up to December 24th, at the 
Department of Overseas Trade (Room 48), after which date it will 
be available for loan to firms in the provinces. 


Blackpool. December 81st. Borough Council. Elec- 
trical wiring and fitting of the houses on two sites in connection 


with the municipal housing scheme; 164 houses on the Layton 


Estate, 246 houses on the St. John's Estate. (See this issue.) 


India.—MEERuT. — January 17th, 1921. Government 
of United Provinces hydro-electrioal installation. Generating 
station equipment, inoluding workshop equipment, H.T. trans- 
mission and distribution (overhead equipment, including poles), 
sub-station equipment, pumping station equipment and piping, &c, 
Mr. G. McHoey, sanitary engineer to the Government, United 
Provinces, Allahabad.—Heufer's Trade Service (Bombay) 


Leytom.—January 11th, 1921. Urban District Council. 
Electric wiring of 142 houses on the Barclay estate. (December 10th.) 


Liverpool. — December 20th. Board of Guardians. 
Electrical supplies for three months for the institutions of the 
Toxteth Park Guardians. Mr. R. Albert James, clerk to the 
Guardians, 15, High Park Street, Liverpool. 


Landen. BaTrersea.—January 5th. Borough Council 
Electricity De ` Pipework for a 5,000-kw. turbo-elter- 
nator. (See this issue.) 


New Zealand. — NAPIER. — January 17th. Borough 
Council. One 500-Kw. electric generating set. Copies of the 
specifications and blue prints may be seen at the Department of 
Overseas Trade, 35, Old Queen Street, S. W. 


AUCKLAND. February 22nd, 1921. City Council. One 3, 000-K W. 
н.т. turbo-alternator ; two 5,000-кү. H.T. turbo-alternators ; four 
1,500-Kw. rotary converters; four 500-Kw. rotary converters, 
awitchgear and transformers ; four water-tube boilers, conveyor, 
pumps, pipework, н. and L.T. cables. (See this issue.) 


Paisley.—December 27th. Тото Council. Theelectric 
lighting work in connection with the Whitehaugh housing scheme. 
Master of Works, 13, Gilmour Street. 


Portrush. — January Ist, 1921. Urban District 
Council Electricity Department. Gas plant, engines and dynamos, 
booster and balancer, switchboard, acoumulators, overhead and 
underground cables. (See this issue.) i 


Rhodesia, — SALISBURY. — January 18th. Municipal 
Council. Electric generating plant, switchgear, cable and con- 
verters. Specification (43 3s.) from the Council's Consulting 
Engineer, Royal Chambers, Johannesburg. 


South Africa.—JOoHANNESBURG.—January 18th, 1921. 
Rand Water Board. Supply and ereotion of steam boiler, super- 
heater, stoker, economisers, &o., steam turbo driven centrifugal 
pumps, condenser, &o., for the Swart Kopjes pumping station. 


. Copies of the specifications, &c , and forms of tender can be seen 


on application to the Machinery Section, Department of Overseas 
Trade, 35, Old Queen Street, 8.W. 


CLOSED. 


Aldershot, — Urban District Council :— 


Burch & Vertue.—E.L. installations at houses, with flexible wire and 
lampholders, 4842. 


Bradford.— Electricity Committee :— 

40-ton lifting beam.—T. Broadbent & Sons, Ltd. 

One 48-in. retaining valve for water ciroulating system.—J. Blakeborough 
and Sons, Ltd. 

Runway for riddling hoppers to three boilers.—Herbert Morris, Ltd. 

Two E.H.T. Fe switchgear cubicles at Midland Mills.—Ferguson, 
Pailin, Ltd. 

E.H.T. switchgear for two feeders (Odsal sub-station).—Ferguson, Pailin, Ltd. 

Two cooling towers.—Davenport Engineering Co., Ltd. 

Insulating covering for three boilers.—Hornby & Partners, Ltd. . 

Cast-iron pipes for turbo-generator and test-tank.— Warth, Mackenzie and 
Co., Ltd. 

One year's supply of a.c. meters.—Metropolitan-Vickers Electrical Co., 
Ltd., and Landis & Gyr, Ltd. 


Tramway Committee :— 
One white-metal melting furnace (500 Ib. capacity).—Minometer Manu- 
facturing Co., Ltd. 
One automatio. release bo:t sorewing and nut tapping machine.— Thomas 
Chatwin, Ltd. 


Doncaster.— Electricity Committee :— 
750-kw. rotary converter, £6,528.—Met.-Vickers Electrical Co., Ltd. 


Dundee.— The electric lighting contracts in connection 
with 180 houses for the Corporation have been allocated as follows : 

Ponsford & MacHardy.—11 blocks, 2634 ; 11 blocks, £676; 19 blocks, £319. 

Lowden Bros.—11 blocks, £619. 

Glossop.— Town Council :— 

E.L. wiring of houses.—J. Swainson & Co, (£16 10s. per house). 


London. — Sr. MARYLEBONE. Electricity Committee. 
Underground cables :— 


Comparative prices of 1,000 yd. of 19 sizes scheduled were 
obtained. 


Johnson & Philli А ша. oe eo oe ee өө £14,574 
W. T, Glover & А Ltd. ee ee ee eo eo eo 15,669 
British Insulated & Helsby Cables, Ltd. (recommended).. 14,366 
Siemens Bros. & O. td. ee ee ee oe ео ee 14,747 
Western Electric Co., Ltd... ee T эө. oe s 14,584 
W. T. Henley's Telegraph Works Co., Ltd. ee 14,688 
Union Cable Co., Ltd. .. ee oe @18 


Pirelli-General Cable Co., Ltd. EM vé ES » : 
Callender's Cable and Construction Co., Ltd. .. e ee 


Two 1,000-K.v.A. Scott-connected transformers :— 


Metropolian-Vickers Electrical Co., Ltd. been Oil- 
British Electric Transformer, Co., Ltd. T p А cooled. 
о. ро. (recommended) 3,416 Air-cooled 
Ferranti, Ltd. .. eh "T T vs ©з es Боот Oil. 
кык & ЕШ; Ltd. ee ee oe СЕЈ ° е 8,166 cooled. 
O. O. ее ee ee ee ee 
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One 8-in. and two 31 - in. cast-iron valves required to complete 
one rotary water strainer and circulating water pipe connections :— 


J. Blakeborough & Sons.— £180 each for 81 in., and £18 each for 8 in.— 
Recommended. 


Ten extra cells for the battery at the generating station :— 
Tudor Accumulator Co., Ltd... T 2210 Slightly smaller: 
Do. Do. ee ee ee ee 232 Do. larger. 
Hart Accumulator Co., Ltd. .. "m MS s. 216 About the same, 
Do. Do. ee ee oe oe 230 Slightly larger. 
D.P. Accumulator Co., Ltd. us > ws 222 | 
Premier Accumulator Co., Ltd. 228 | Bame 


Pritehett & Gold & E.P.S. Co., Ltd. (recom- 230 j capacity. 
mended) 


Sonth Crosland.—District Council. Accepted :— 


Electrician's work for ten houses. —Mr.Guy V. Laycock. 


Suuderiand.—Corporation :— 


Jos. Thompson & Со, —550 yd. troughing ; 150 jointing collars. 
үне enc Cable Works, Ltd., and Entield Ediswan Cable Works, Ltd. 
— L.T. са le. 


Winchester. — Town Council :— 
Coal conveyor for the electricity works.—C. Н. Johnson & Sons, Ltd., £209. 


FORTHCOMING EVENTS. 


fastitution ef Mechanical Engimeers.—Friday, December 17th. At the 
Institution, Storey's Gate. At 6 p.m. Paper on “ Thermodynamic Cycles 
in relation to the Design and Future Development of Internal-combustion 
Motors, by Mr. W. J. Walker, 

Janior lestitution of Engineers.—Friday, December 17th. At the Royal 
United Services Institution, Whitehall, B. W. At 7.80 p.m. Presidential 
address, by the Right Hon. Lord Weir of Eastwood, on Some R -tlections 
on our Industrial Situation.” 

burgh Electrical Society.—Friday, December 17th. At the Philo- 
sophical Institute. At8 p.m. Electrical Questions and Answers, 

ro-Harmonic Society.—Friday, December 17th. At the Cannon Street 
Hotel. At 8 p.m. Smoking concert. 

Institute of Marine Engineers. Tuesday. December 21st. At the Institute, 
Minories, E. At6.30 p.m. Paper on Some Notes on the Management 
of Marine Diesel Engines," by H. McCririck. 

y Association of Electrical Esgineers.— Wednesday, December 22nd. 
At the Technical College, George Street. At 7.90 p.m. Paper on Some 
Remarks on Industrial Motors." By J. B. Tannahill. 


NOTES. 


LE.E. Subscriptions. — To-night the meeting of 
Corporate Members to confirm the resolution adopting the 
Council's proposals for the inorease of subscriptions will be held, 
and prox es have again been issued, in view of Mr. Purse's declared 
intention of opposing the confirmation of the resolution. It is to 
be hoped, however, that the opposition will not be pushed to 
extremes, as the overwhelming majority in favour of the proposals 
at the previous meeting leaves no doubt as to the outcome in this 
case also. Unfortunately, the meeting falls on а very unsuitable 
evening, as several other events are fixed for the same date, 
including the meetings of the Institution of Mechanical Engineers, 
the Junior Institution of Engineers, the  Electro-Harmonic 
Society, and a dinner of the Batti-Wallahs’ Society; but 
the prooeedings should not last very long unless а poll is 
demanded, so that the members will probably not be put to 
inconvenience. 


Summer Time.—Sir J. Baird, Under Secretary to the 
Home Department, in reply to & question in the House of 
Commons, on December 7th, said it was proposed to introduce the 
Daylight Saving Bill in the next session of Parliament. 


Service Notes.—Commander R. H. C. Hallifax has been 
appointed to the cruiser //awkins, flagship of the China Station, 
for wireless telegraphic service on the staff of the Commander-in- 
Chief. A number of ex-officers of various electric light companies 
have been posted to the Territorial Reserve of Officers in their 
former ranks. 


Halifax War Memorlal,— On December 15th, the Mayor 
of Halifax (Alderman T. Hey) unveiled a memorial to the employés 
of the Corporation Electricity and Tramways Departments who fell 
in the war. The memorial is а very large frame, containing the 
photographs of the 52 men who lost their lives. The unveiling 
ceremony took place under the auspices of the Electricity and 
Tramways Employés’ Social Athletic and Benevolent Society, at the 
Society's ol ub rooms. 


London Electrical Engineers Old Comrades' Association. 
—]t has been decided to affiliate the London Branch R.E. Old 
Comrades’ Association and the Old Comrades’ Associations of the 
lst and 2nd London Divisional Engineers and the London Electrical 
Engineers. R.E. Old Comrades should apply to the Secretaries of 
either of these Associations at 10, Victoria Park Square, E. 2; the 
Duke of York's H.Q., King's Road, Chelsea, or 108, Heathwood 
Gardens, Charlton, S.E. 7, in case of need. 


The New Electricity Supply Bill. — On Tuesday last 
Mr. Arthur Neal, M.P.. Parliamentary Secretary to the Ministry of. 
Transport, explained to a meeting of representatives of the Press 
the circumstances under which it had been decided to drop the 
Bill now b»fore Parliament, and to bring in a new Bill early next 
session. The present Bill comprises practically the same clauses 
as were jettisoned last year. The Commissioners have advised the 
Minister that the provision of powers to enable them to issue 
Electricity Stock up to a limit of 25 millions sterling which was 
included in last year's Bill, should at least be postponed until the 
effect of the voluntary formation of Joint Authorities, including 


"their own financing by local and other means, has been given a 


fair trial. The Government, therefore, bas decided to withdraw 
tbe contentious parts of the Bill, and to substitute a shorter Bill, 
which it is hoped will receive general assent, and will oontain 
essential provisions without which the Commissioners cannot 
complete the work of establishing even voluntarily-formed Joint 
Authorities. 

In last year's Act there were no financial provisions included 
which would enable a Joint Electricity Authority to raise the 
necessary capital. The new Bill will confer upon the joint autho- 
rities the necessary financial powers, including those borrowing for 
money, and will enable local authorities and electrical under- 
takers and others in the electricity district to lend money to the 
Joint Authority, or to assist financially in other ways, such as by 
guaranteeing interest on loans. Until these financial clauses are 
passed into Jaw it is not possible for the Commissioners to make 
the necessary orders establishing Joint Electricity Authorities. 
Inasmuch as schemes have already been received from three of 
the districts out of 13 provisionally determined by the Commis- 
Sioners, and schemes from all the remaining districts must be 
lodged .with the Commissioners before April 30th next, and all 
these schemes are being prepared on the assumption that the 
necessary financial powers will be granted by Parliament, it u 
apparent that further powers are urgently required. 

Provision is also made in the new Bill to enable the Mini to 
revise the maximum charges at intervals of three years ins of 
five, and to make this power apply to all companies, as well as to 
all local authorities. 

Finally, power is taken to enable the owners of large railway 
and tramway power stations to dispose of surplus power for 
general use. The text of the Bill is now available. 


Appointments Vacant.—Assistant electrical engineer 
(£600) + war bonus = £1,033 per annum, for the L.C.C. Tram- 
ways Department; shift engineer (£322), for the Borough of 
Warriogton Electricity Department ; switchboard attendant (£90), 
for the Radditch Urban District Council Electricity Works ; 
meter assistant for the Motherwell and Wishaw Burgh Electricity 
Works; engineer mana zer (£500), for the Electric Light and Power 
Co., Belize, British Honduras; telegraph mechanician (£440), for 
the Posts and Telegraphs Department, Government of the Gold 
Coast; shift engineer for the Kilmarnock Corporation Electricity 
Supply. See our advertisement pages to-day. 


Educational. —Dr. Garrard, of the General Electric Oo., 
Witton, spoke on " Engineering Education" at a meeting of the 
Association of Teachers in Technical Institutions, South Midland 
Branch, at Birmingham, on December llth. He urged the 
re-establishment of the apprenticeship system in workshops, and 
said the primary oondition for the success of the engineerin 
industry was tho existence of a sufficient number of well-train 
and contented artisans. He advocated a standard scheme for the 
engineering industry, and favoured the abolition of premiums, on 
the ground that advancement should be independent of any 
pecuniary position, and should depend upon the pupil’s own 
ability. 

We have received from the Principal of the Technical College, 
Loughborough, а nioely-produced oalendar for 1921. A sheet is 
devoted to each month, and on every sheet appzars a photograph 
of examples of work done at the institution, indicating a very wide 
scope in engineering and other work. 


Parliameatary. — The Women and Young Persons 
(Employment іп Lead Processes) Bill was read a third time in the 
House of Lords on December 6th. 


Electro-Harmonic Soclety.—The programme for to-night’s 
concert includes songs by Messrs. Dan Jones, Charles Tree, T. C. S. 
Bennett, and W. James, in duets with Joe Pearson. Other items are 
banjo solos by Mr. J. Bull, and a humorous entertainment by Mr. 
W. Montague. The chair will be taken by Mr, 8. В. Donkin, 
M.Inst.C. E. 


Nationai Tramways Dispute.—The Secretary of the 
Ministry of Labour announces that a special meeting of the Joint 
Industrial Council for the Tramways Industry was held on 
December 15th, to discues the possibilities of a settlement of the 
workers’ claim for an increase of wages. The employers’ side 
found themselves unable to accept arbitration. The Minister of 
Labour has, therefore, decided to establish a Court of Inquiry under 
Part II. of the Industrial Courts Act, 1919. 


Drake & Gorham Notes,—As we go to press, we learn 
that the issue of 7-year notes, mentioned in our last issue, was over- 
subscribed before going to allotment, most of the amount being 
subscribed by thecompany's clientéle, In view of the difficulty of 
raising capital nowadays, this result is naturally very gratifying to 
the directors. 


D. 
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a 
The Proposed Severn Barrage. — The third interim 
report (Tidal Power) of the Water Power Resources Com- 
mittee was issued on the 13th inst. by the Board of Trade, in 
Which prominence is given to the possibility of utilising the 
tides in the Severn estuary for power purposes. Ihe report 
(Сапа. 1,079, price 2d.) states that of the various schemes 
which have been brought to the committee's notice, by far 
the greater number show no recognition of the very serious 
technical dithculties involved in harnessing the tides, and 
few have been worked out in any detail. The committee has, 
however, had under consideration two tidal power schemes 
for the Severn estuary, which, although of a preliminary 
character, were based on investigation of the actual conditions 
of the site, and were accompanied by estimates of cost. The 
evidence received was of such promise as to warrant a careful 
consideration of the possibility of utilising the tides in the 
Severn estuary for power purposes. The committee adds, that 
as a safeguard against undue optimism, it was thought desir- 
able to carry out an independent preliminary examination of 
the subject on broad lines. A sub-committee consisting of two 
of our colleagues, Sir Philip Dawson and Prof. A. H. Gibson, 
was constituted for this purpose," and approached several 
leading firms of manufacturers of turbines and electric genera- 
tora throughout the world with the object of obtaining par- 
ticulars concerning low-head and variable-head turbines and 
electric generators suitable for tidal power schemes to enable 
them to frame an estimate. While the assistance. obtained 
in this manner was considerable, it soon became clear that 
the whole problem was so novel that manufacturers and 
designers were not in a position to express final and definite 
opinions on the various questions which were addressed to 
them. Under these circumstances estimates prepared by the 
aub-cominittee, although based on information supplied by the 
most authoritative sources, were inevitablv tentative in char- 
acter, and in forming an opinion of the scheme it was 
necessary to make allowance for а considerable margin of 
error. The committee feels, therefore, that no useful purpose 
would be served by endeavouring to give any estimate of the 
cost of the scheme. While on the information before the 
committee 1t is not in a position to recommend the Severn 
scheme as a practical proposition, it 18 1n unanimous agree- 
inent that it certainly . cannot. be dismissed as impracticable, 
and that a further and more detailed technical inquiry into 
the subject cf tidal power is amply justified and should be 
initiated without delay. Preliminary estimates indicate, how- 
ever, that if the Severn tides were used, energy could be 
generated and utilised at a favourable rate, and that the power 
obtainable throughout an industrial day of ten hours would 
be of the order of 260,000 kw., and the consequent saving 
of coal would be from 14 to 24 million tons annually. This 
energy, approximating to 1.000 million Board of Trade units 
per annum, might be utilised by industrial organisations in 
the Midlands and South Wales, in railway electrification, and 
by undertakings established on the banks of the Severn near 
the site of the power development. The committee recom- 
тепан that, in order to give effect to its conclusions the 
Board of Trade, in consultation with the Minister of Trans- 
port, should set up a special Technical Commission to inves- 
tigate the possibility, from a commercial standpoint, of utilis- 
ing the tides for power purposes, with special reference to the 
Severn estuary. 


Ampere-Hour Meters for Use on Electric Vehlcles.— 
The Electric Vehicle Committee recommends that ampere- 
hour meters for use on electric vehicles should comply with 
the following general requirements :— 

1. The following capacities in ainperes to be recognised as 
standard : 30, 40, 60, 50, 100. 

2. The meter should be capable of withstanding without 
injury a 400 per cent, overload for one minute (the normal 
load being the rated capacity of the meter as marked thereon), 
and should record any current flowing in excess of 5 per 
cent. of the normal current rating. The passage of an over- 
load current (it being permissible to pass lower overloads for 
a proportionately longer time than one minute) should not 
cause oxidation of the mercury wherever such is emploved 
in the meter. 

3. The meters for use on road electric vehicles. should. be 
provided with a dial not less than 34 in. in diameter. Meters 
intended for use on industrial electric trucks and tractors 
should have dials not less than 24 in. in diameter. The scale 
should be marked in divisions representing either 1, 5, or 10 
ampere-hours per division. The main divisions of the scale 
and the figures should be so clearly formed that they сап 
be read without difficulty by a person. possessing normal 
eyesight at a distance of 5 ft. The standard dial ranges should 
be 100, 150, 9300, 300, 400, and 500 ampere-hours. 

4. The pointer should. rotate clockwise. on discharge and 
counter-clockwise on charge, the pointer standing at zero 
when the battery is fully charged. 

5. The needle should have а pointed. end. А resetting ar- 
rangement should be provided and so constructed that it 
cannot be interfered with by an unauthorised person. 

6. The meter should read correctly on discharge, but slow 
on charge, the percentage slowness being adjustable (from 
Inside the case) within the limits of 0 to 30 per cent. 

7. The meter should be provided with contacts arranged to 
close а eirewt which will trip an automatie creuit-breaker 
for the purpose of interrupting the flow of the charging cur- 


rent to-the battery when the needle of the meter has returned 
to zero during the charging operations. The trip coil contacts 
shall be capable of carrying a current of one ainpere. 

8. The error of a meter when tested should not exceed 5 
per cent at any part of the range from one-tenth of full 
load up to 300 per cent. in excess of the full-load current. 
Full load is to be construed as meaning the normal rating 
of the meter in amperes. The error referred to above shall 
mean the variation from the true ampere-hours in the case 
of discharge, and in the case of charge the variation from the 


figure representing the true ampere-hours less the percentage 


slowness at which the meter has been set to work on charge. 
The temperature at which a meter is calibrated shall be that 
given in the British Standards Specification (No. 37) for 
electricity meters, i.e., 15 deg. С. 

9. The case of the meter and the terminals should be of 
substantial construction, the former being so made that it 
will effectively prevent the ingress of dust, water, or moisture. 
No holes should be left through which moisture or dust could 
enter. If kevholes be necessary to fulfil the requirements they 
should be provided with covers. 

10. The normal rating of each meter in amperes should be 
clearly marked upon the meter. 


INSTITUTION NOTES. 


Diesel Engine Users’ Association.—At the November meeting 
of the Association, Mr. Napier Prentice auggested that it was 
opportune for again considering the question of fuel-oil supplies, 
and urged the importance of using, if possible, home-produced 
creosote as a Diesel-engine fuel in place of fuel oil imported from 
abroad. Even if it was not possible to obtain a sufficiency of 
suitable home-produced fuel oil, be thought that users in this 
country should take some action to endeavour to secure for them- 
selves suitable supplies at a reasonable price by co-operation or by 
supporting any concern that was based on the principle of 
co-operation between the users, British tar and oil distillers, and 
other British interests. The National Fuel Oil Co. was essentially 
a British concern, whose objects were those which the Association 
itself approved, but was unable to carry out. In the discuesion which 
followed, several members expressed their surprise that, as it had 
been considered of national interest to restrict the exportation of 
coal from the country at the present time, it should not equally 
have been considered in the national interest to prevent the 
exportation of creosote oil. The disoussion on Mr. А. J. Wilson's 
paper on The Recovery of Lubricating Oil," adjournea from the 
previous meetinz, was continued. 

King's College Engineering Society. —An interesting afternoon 
was spent by the Society, on December 8th, when the members 
visited the works of Messrs. Automatic and Electric Furnaces, Ltd., 
and witnessed demonstrations of the Wild-Barfield automatic steel- 
hardening furnaces. 

Society of Engineers.—A mecticg was held, on December 3rd, 
to consider, as an extraordinary resolution, the increasing of the 
subscriptions of all classes of members. The resolution was passed 
unanimously, and is to be placed before a meeting for confirmation 
on Monday, December 20th. 

Barrow and District Association of Engineers.—At a meeting 
of the Association, last week, Mr. H. G. Leivesley, A. M. I. E. E., 
delivered a lecture for apprentices on Electrical Measurements 
and Electrical Measuring Instruments,” Mr. H. B. Weeks, 
president of the Association, occupying the chair. Mr. Leivesley 
dealt with his subject chiefly in relation to the application of 
electrical measurements to industrial engineering. Не defined 
various electrical units, explained how they were used, and des- 
oribed the various indicating and recording instruments in daily 
use by electrical engineers, The lecturer provided a large exhibit 
of instruments, and, with the aid of two assistante, gave а number 
of interesting demonatrations. 

Birmingham aad District Electric Club. — At the annual 
meeting of the Club, on December llth, Mr. А, C. Wynne waa 
elected president. The vice-presidents are Messrs. Н. F. Sheventon 
and М. Deykin; Mr. J. W. Mayall was elected secretary. The 
Club membership is 141, a slight increase on last year's figures. 

Institution of Civil Engineers.—On December 14th, Sir В. A. 
Hadfield, Bart., and Mr. Sydney A. Main, B Sc., presented a paper 
on "Shock Tests and their Standardisation : Including the Effect 
of High Velocities on Impact up to 2,870 ft. per second," 

Liverpool Engineering Society.—On Wednesday, January 5th, 
1921, Mr. W. J. E. Віопіе, B A., &c., will read a paper on Water- 
Power Problems." Mr. Binnie i8 а partner in the firm of Sir 
Alexander Biunie, Son & Deacon, and has recently been engaged on 
the investigation of the water-power resources of this country. 

Institution of Electrical Engineers (Scottish Centre). — A 
smoking concert was held in Glasgow, on December llth, when 
Mr. J. E. Sayers presided over а large assembly. An interesting 
and varied programme was provided, 

Chelmsford Engineering Soclety.— On December 9th, Mr. W. G. 
Smith read a paper on Ether Waves. The paper briefly outlined 
the controversy between Newton and Huyghens concerning the 
nature of light, and how Maxwell was led to the conviction that 
there should be electro-magnetic waves in the ether. X-rays 
were described, and their production explained. 

Rontgen Society. — The adjourned conjoint meeting of the 
Society with the Institution of Electrical Engineers and the 
Electro-Therapeutic Section of the Royal Society of Medicine 
has been fixed fo: February 10th. 1921 
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OUR PERSONAL COLUMN, 


The Editors invite electrical 3, whether connected with. the 
technical or the commercial side of the profession and industry, 


also electric tramway and railway officials, to keep readers of the © 


EXLBOTRICAL REVIEW posted as to their movements. 


Captain W. Н. U. MARSHALL, R.E. (T), M. I. E. E., 
M. I. Mech. E., after having been on war service for five years, 
has reopened his oflice at 2, King’s Terrace, Portsmouth, ав 
consulting electrical and mechanical engineer, and is also 
ОО СИМВ the inspection and testing of electrical and steam 
plant. | . 

Mr. N. J. YounG, general manager of Newport (Mon.) Cor- 
poration: Tramways, has been appointed an employers’ repre- 
sentative on the Welsh National Joint Industriul Council. 

Mr. J. E. MacEwen, A.M.I.E.E., has been appointed con- 
sulting engineer in connection with the electricity schemes 
at Crieff and Dunblane. 


Mr. A. P. RUTHERFORD, late electrical engineer to the Leith 
Town Council; has been presented by the employés with a 
revolving oflice chair. 

Swindon T.C. has decided to increase the salary of the 
electrical engineer, Mr. F. Newey, from £450 a year to £500 
as from October Ist. The recommendation of the Finance 
and Law Committee was that the increase should be from 
£450 to £600, by £100 from April Ist and £50 from April Ist 
next, but an amendment was carried making the increase 
£50 only from October Ist. 

St. Helens T.C. has increased the salary of the electrical 
engineer from £600 to £500 per year, and that of the tramways 
manager from 4575 to 4650. 

At the annual meeting of the Lourenco Marques Develop- 
ment Corporation, Ltd., it was stated that Mr. W. M. Мокре, 
M. I. E. E., was leaving England for Lourenco Marques on 
December 24th as the special representative of the company 
in their negotiations with the 1.опгепсо Marques Municipality 
for an increase in their water rates and tramway fares. 

Mr. J. Gray, M.C., M.A., Fellow of King's, and the son 
of Mr. James Gray, of the Electric Construction Co., Ltd., 
has been elected to the Balfour studentship for research in 
biology at Cambridge University. The value of the student- 
ship is £200 a year for three years. 

Sir THos. WILLIAMS, general manager of the L. & N.W. Rail- 
way, will retire at the end of the year, and will join the board. 
Mr.’ A. Watson, general manager of the L. & Y. Railway. 
has been appointed to succeed Sir Thos. Williams, and will 
continue as general manager of the L. & Y. Railway. 

Mr. C. C. Macrae, the deputy chairman of the L.B. and 
S.C. Railway Co., has been elected chairman in succession 
to the late Earl of Bessborough, and Lord Ilenry Nevill 
deputy chairman. 

Fulham B.C. Electricity and Lighting Committee recom- 
mends that as from July 1st, 1920, the remuneration of the 
borough electrical engineer be adjusted in accordance with 
the minimum scale of salaries for chief electrical engineers of 
authorised electricity supply undertakings issued by the 
A.M.E.E. (Great Britain and Ireland) the increase amounting 
to £1,978 per annum. 


Mr. R. BLACRMORE, A. M. I. E. E., has been engaged to report 
on the Birkenhead electricity undertaking. 

Mr. R. Hocaanp, traffic superintendent of the Wigan Cor- 
poration Tramways, has been appointed traffic manager to 
the City of Lincoln Tramways and Motor 'Bus Department, 
and takes up his duties at Lincoln in the new year. Before 
being appointed to Wigan in February last, Mr. Hoggard 
was for 19 years on the staff of the Sheffield Corporation. 

Mr. А. Н. Darker, chief engineer and manager of the 
electrical department of Messrs. J. Stone & Co., Ltd., Dept- 
ford, has now returned to London after concluding a business 
tour ne the world, occupying some two years and nine 
months. 


Mr. C. R. Wess, of the Cable & Line Construction Depart- 
ment, Western Electric Co., Ltd., North Woolwich, has ac- 
cepted the appointment of assistant mains superintendent to 
Shanghai Municipal Council. Asa token of their appreciation 
and good wishes for his future success, his colleagues have 
presented him with a travelling clock, silver pencil, and 
autograph album. Mr. Webb was married on December 1st, 
and sails for the East on the 18th of this month. 


Mr. Н. Fraser (Stratford-on-Avon) has resigned his position 


with the Walsall Hardware Manufacturing Co.. Ltd., and has 
been appointed representative for the Birmingham district. of 
the Electrical Engineering and Equipment Co., Ltd., Bank 
Buildings, 109/111, New Oxford Street, W.C.1. 


Obituary.— Mn. Е. Moonr.—The death has taken place, at 
the age of 31 years, of Mr. F. Moore, chief electrician at the 
Markham Main Colliery, Armthorpe, Doncaster. 

Mn. G. L. Brack.—The death is reported of Mr. George F.. 
Black, assistant engineer to the Corporation Electricity De- 
partment, Glasgow. After acting as district. mains superin- 
tendent, Mr. Black hecame mains superintendent, and on the 
recent transfer of Mr. Tackie to Tondon he was promoted 
assistant ta the present manager. 


T--- P P" 


Dr. ALEXANDER MUIRHEAD,— We greatly regret to record the 
death of Dr. Alexander Muirhead on Monday last. 


Wills.—The late Mr. CHARLES HOPKINSON, consulting en- 
gineer, of Manchester, left £50,701. | 

Dr. FREDERICK RUTHERFOORD Harris, of Llangibby Castle. 
near Newport, Mon., a friend and confidential agent of the 
late Cecil Rhodes, forinerly one of Kimberley's representatives 
in the Cape Parliament, a director of the Cape Electric Tram- 
ways. Co., and other companies, who died on September Ist, 
апей 64, has left property of the gross value of £71,949, the 


* 


uet personalty being 47,056.— Times. EL 
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NEW COMPANIES REGISTERED. 


G. J. Thornton, Alder & Co., Ltd. (171,811).—Private 
company. Registered December 3rd. Capital, £2,000 in £1 shares. To carry 
on the business of electrical and general engineers and contractors, manu- 
facturers, agents and dealers in all kinds of electrical, mechanical and general 
engineering appliances, builders' and decorators' manufacturers, &c. The first 
directors are: С. W. Alder, 9, Richmond Gardens, Shepherd's Bush, W.12; 
T. D. Clapham, Suffolk House. Worple Road, hpsom. Qualification, £200. 
Secretary: С. W. Alder. Registered office: 53, Victoria Street, S. W. I. 


Alredale Electrical and Manufacturing Co., Ltd. (171,825). 
Private company. Registered December 3rd, Capital, £1,500 in £1 shares. 
To carry on the business of electricians, с. motor, mechanical, telc- 
phone, heating, welding and general engineers, founders, manufacturers of 
electrical apparatus, &c. The permanent directors are: J. E. L. Blythe, Lyttle 
Dean, Derbyshire Lane, Stretford, Lancs., electrical engineer; R. V. Broberg, 
Main Street, Crosshills, Yorks., electrical engineer; L. E. Wood, 14, London 
Road, Grays, Essex, electrical engineer. Registered office: 153, Ryan Street, 
Bowling, Bradford. Yorks. | : ; 


Thos. Rigby, Ltd. (171,820).— Private company. Regis- 
tered December 3rd. Capital, £1,000 in £1 shares. To adopt an, agreement 
with T. Rigby, and to carry on the business of electrical engineers and con- 
tractors. The first directors are: T. Rigby, Lyndene, Thorner, near Leeds; 
G. Scholefield, 65, Brudenell Grove, Hyde Park, Leeds; Mrs. А. D. Rigby, 
А Lyndene," Thorner, near Leeds. Registered office: 134a, Woodhouse Lane, 
eds. 


Manchester Private Telephone and Electric Li hting Co., 


Ltd. (171,817).—Private company. Registered December 
3rd. Capital, £20,000 in £1 shares. To carry on the business indicated by thc 
title. The subscribers (each with one share) are: W. Hilton, 8, Edenhall 
Avenue, Levenshulme, cashier; ]. Cliffe, 8, Cecil Street, Greenheys, Man- 
chester, accountant. The subscribers are to appoint the first directors. Quali- 
fication, 1 share. Secretary: W. Hilton. Registered office: 25, Cooper Strect, 
Manchester. 


North-Western Anglo-Swedish Electric Welding Co., Ltd. 
(171,795).—Private company. Registered December 2nd. Capital, £50,000 in 
£1 shares. To carry on business as indicated by the title, The subscribers 
(each with one share) are: W. J. Robson, Merthyr House, James Street, 
Cardiff, engineer and shipowner; E. Н. N. Moxon, 101, Leadenhall Street, 
E.C.3, shipbroker. С. G. Moreland signs as director and manager. Regis- 
tered office: 340, Liver Buildings, Liverpool. 


Medway’s Safety Lift Co., Ltd. (171,903).—Private com- 
pany. Registered December Sth. Capital, £40,000 in £1 shares. To carry 
on the busin:ss of manufacturers and builders of lifts, elevators, escalators, 
moving staircases, cranes, hoists, and similar apparatus and accessories. 
whether electrical, hydraulic, manual or otherwise, to acquire the business 
carried оп by E. M. Medway and A. S. Medway as Medway's Safety Lift 
Co." The first directors are: E. M. Medway, 20, Dalrymple Road, Brockley, 
S.E. (director, Surrey Engineering Co., Ltd., and H. C. Iverson & Co.; Ltd.); 
A. S. Medway, 27, Kilmore Road, Forest Hill, S.E. (director, Н. C. Iverson 
& Co., Ltd.); A. G. Mickleburgh, 26, Shorncliffe Road, Folkestone (joint man- 
aging director, Tilling-Stevens Motors, Ltd.); P. Н. F. Smith, Westborough, 
London Road, Maidstone (joint managing director, Tilling-Stevens Motors, 
Ltd.); B. T. Rumble, 30, Piccadilly, W. (director, Tilling-Stevens Motors, Ltd., 
and Submersible Motors, Ltd.). Secretary: J. Thomas. Registered office: 
Victoria Works, St. Peter Street, Maidstone. a : | 


London Battery and Cable Co., Ltd. (171,816).—Private 
company. Registered December 3rd. Capital, £5,000 in EI shares. To take 
over the business of electrical and general engineers, makers of accumulators 
and batteries, telephone, telegraph, and electric wires, cables and appliances 
and carbon carried on as the“ London Battery Co." The subscribers (each 
with one sharc) are: E. W. Clarke, Beechcote, Vicarage Lane, East Ham, 
electrical engineer; J. Noone, 16, Dunkeld Road, Goodmayes, electrical engi- 
ncer. E. W. Clarke is the first director and secretary. Registered office: 
Hesketh Road, Forest Gate, E.7. | 


А. Munday, Ltd. (171,846).—Private company. Registered 
December fth. Capital, 25.000 in £1 shares. To carry on the business of 
"ectric lighting, heating and gas engineers, dealers in electrical appliances 
nd electrical and gas fittings, &c., and to adopt an agreement with A. 
Munday. The subscribers (cach with one share) are: A I. Munday, Hazcelea, 
Welcomes Road, Kenlev, electrical engincer; Mrs. J. E. Munday, Harelea, 
Welonmes. Road, Kenlev. A. I. Munday is permanent governing director. 
Registered office: 59, Watling Strect, E.C. ; | 


OPFICIAL RETURNS OF ELECTRICAL 
COMPANIES, 


Rushmores (1919), Ltd.—Particulars of £150,000 autho- 
rised November 25th, 1920; present issue, £111,000; charged on the company’s 
undertaking and property, present and: future, including uncalled capital. 


Calcutta Electric Supply Corporation, Ltd.—Particulars of 
£500,000 debentures authorised July 14th, and covered by trust deed dated 
November 17th, 1920, whole amount issued; charged on the company’s under- 
taking and property, present and future, including uncalled capital. Trustees: 
Metropolitan Trust Co., Ltd. : 


General Cable Manufacturing Co., Ltd.—Satisfaction in 
full on. December 3rd, 1990, debenture dated November 6th, 1917, securing 
21.500 notified. Also particulars of £6,000 debentures authorised December 3rd, 
1920, whole amount issued; charged on the company's undertaking and pro. 
perty, present and future, including uncalled «apital. | 
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Electric Car and Accessories Co., Ltd.—Debenture dated 
November 2lst, 1920, to secure £500, charged on the company's undertaking 
and property, including uncalled capital (if any). Holder: F. C. Macaskie, 
Trinity Street, Leeds. 


Pinkney & Forster, Ltd.—Satisfaction in full on June 7th 
of charge dated March Ist, 1920, securing all moneys due or to become due 
from the company to bankers. 


Chepstow Electric Lighting and Power Co., Ltd.—Parti- 
culars of 23,000 debentures authorised October 29th, 1904, of which £2,000 
were issued on November 15th, 1920, charged on the company's undertaking 
and property, present and future, including uncalled capital. 


Engineering Equipment Co. (1919), Ltd.—Satisfaction in 
full on November 30th, 1920, of debentures dated June 3rd, 1919, and March 
17th, 1920, securing £25,000. 


Watford Electric and Manufacturing Co., Ltd. (formerly 
Thomas Kesnor & Co., Ltd.).—Satisfaction in full on October Ist, 1918, of 
mortgage dated December 28th, 1911. securing all moneys due or to become 
due from the company to bankers. (Хош December 3rd, 1920.) 


Cryselco, Ltd.—Satisfaction to the extent of-£8,800 (being 
amount issued) on June JUth, 1920, of debenture stock dated May 20th, 1910, 
securing £10,000. 


Essex Light Railway and Property Co., Ltd.—Memoran- 


dum of deposit on Devember Ist, 1920, to secure all moneys due or to become 
due from the company to Barclay's Bank, Ltd., charged on 272, Ashburton 


= о, 
Road, Canning Town, E 
Electrical Industries, Ltd.—Debenture dated December 
Ist, 1920, to secure £1,050, charged on the company's undertaking and pro- 
perty, present and future, including uncalled capital. Holders: Industrial 


Debenture Corporation, Ltd., 16, King Street, E. C. 2. 


Accumulators of Woking, Ltd.—Debenture dated Novem- 
ber Wth, 1920, to secure £12,000 charged on the company’s undertaking and 
property, present and future, including uncalled capital. Holders: London 
County, Westminster and Parr's Bank, Ltd. i 


Barsi Light Railway Co., Ltd. (44,589c).—Return dated 
October th, 1939. Capital, E. (u in £10 shares; 26,000 shares taken ир 
and £260,000 paid. Mortgages and charges, £119,300. Latur Extension deben- 
ture, part of £125,000 issued, £5,700 having been redeemed. 


Fors Accumulator Foreign Patents, Ltd. (108,151).—Re- 
turn dated January lith, 1920 fled September 8th). Capital, £3,000 in £1 
shares (952 preferred and 2,048 ardin 984 preference and 2,048 ordinary 
shares taken up; £132 paid and 42, 500 considered as paid. Mortgages and 
charges, £125. 

Electric Supply Corporation, Ltd. (52,036).—Return dated 
October 2th. 1920. Capital, £250,000 in £5 shares; 42,000 shares taken up 
and £175,000 paid; £35,000 considered as paid. Mortgages and charges, 
£154,914. 

Wardle Engineering Co., Ltd.—Mortgzage dated Novem- 
her Eth, 1920, to secure £4,000 charged on certain land and buildings in 
Stretford, Lanes. Holders: Mrs. Evelyn Maude and Miss Ellen Mary Wilkin- 
eon, Thornfield, Old Trafford, Lancs. 


€ITY NOTES. 


The annual meeting was held on Decem- 
ber lOth. The chairman, in moving the 
adoption of the report, said that at the 
annual meeting last year the directors were unable to 
submit any accounts, the reason being that there were 
still many outstanding matters to be settled with the 
Government on munitions contracts, and also on matters 
of taxation with regard to munitions levy and excess 
profits duty. Considerable progress had been made since 
that time, and now all outstanding matters in respect 
of munitions contracts had been definitely settled, and the 
company was just upon the point of making final payment, 
which would close all accounts between the company and the 
Government. With regard to taxation, considerable progress 
had been made. They now submitted the profit and loss 
accounts for the two years to June 30th, 1919, and June 30th, 
1930. The accounts showed that the net profit for the vear 
to June 30th, 1919, after providing for all expenses and charg- 
ing interest on debenture stock, notes and loans, and making 
the usual allocation to depreciation reserve and provision for 
taxation, amounted to £18,251; while the profit for the year 
to June 30th, 1920, after making similar provision, was £36,622, 
which was double the profit for the year to June, 1919. 
The year to June 30th, 1920, was the first full vear of the 
trial of the policy to produce three definite lines of manufac- 
tfures—namely, meters, power transformers, and measuring 
instruments. The results on the whole, considering the dift- 
culties which had had to be overcome, might be regarded as 
satisfactory, and the output, in measure of quantity as well 
as monetary value, showed a very large increase on the figures 
of апу previous year, excluding, of course, the munitions 
period. Turning to the position as shown by the balance 
sheet at June 30th, 1920, the leasehold land and buildings, 
plant and machinery, were valued by Messrs. G. H. Larmuth 
and Sons in April, 1919. The figures in the valuation had 
been adopted as the book value of these assets upon that date, 
and all capital additions since that time have been added 
thereto. In consequence of the figures brought out by the 
valuation, £50,000 had been transferred from the depreciation 
reserve acconnt to the general reserve account, increasing the 
latter to £72,000. Schemes of reorganisation of the capital 
account had been very carefully considered by the board from 
time to time, and they felt that it was desirable to postpone 
submitting a definite scheme until general monetary conditions 
were more favourable for raising additional capital. In con- 
sequence of this decision, the directors had decided to recom- 
mend that two vears’ arrears on the preference shares should 
be paid. With regard to the present усаг the order book was 
in a satisfactory condition. 


Ferranti, Ltd. 


The report of the directors of the A. E. G. 


Allgemeine of Berlin has been issued in reference to 
Elektrizitats the year ended on June 30th, 1920. It does 
Gesellschaft. not give any clear insight as to the actual 


influx of capital resulting from the various 
financial operations carried out. during the 12 months; no 
information is given concerning labour conditions, wages, and 
salaries; the foreign business is only briefly mentioned, and 
the complicated transaction in the Lausitz glass tube (for 
bulbs) industry, although of later date than the end of the 
financial vear but of previous date to the circulation of the 
report, is also ignored. 

Dealing with the capital. transactions, the report recalls 
the issue of 14 per cent. debentures for 100,000,000 marks in 
November, 1919, and the increase of 100,000,000 marks in the 
ordinary share capital in May, 1920, of which 42,000,000 marks 
served for an interchange of shares in the Felten & Guil- 
leaume Co. for 28,000,000 marks. The balance of 538,000,000 
marks was issued to the banks. and of this amount the sum 
of 25,000,000 marks was taken up in the United States as a 
firm holding under " adequate precautionary measures. It 
is further mentioned that the emission. of 6 per cent. prefer- 
ence shares for 250,000,000 marks as from September, 1920, 
has been completed. 

Coming to consider the course of business during the year, 
the report states that the orders, of which no figures are given, 
were abundant, and reached undesirable dimensions during 
the period when raw materials were scarce. The problenis 
confronting the industry were all the more difficult as the 
fixing of prices was dependent upon raw materiis, exchange, 
and the labour market. Sales were quantitatively greater than 
in the preceding year, and the values were very much higher 
according to the changed conditions of currency. The amal- 
gamation of the glow-lamp factories of the A.E.G., the Auer 
(German Incandescent Gas Light Co.), and Siemens & Halske 
in the form of the Osram Co., seemed to have stood the test. 
During the first half of the year the production of the A.E.G. 
suffered from strikes, the lack of coal, and the scarcity of 
electric power, but in the later months а certain regularity 
and increased disposition to work were manifested. In the 
apparatus factory manufacturing extensions had to be, under- 
taken as a consequence of the exceptional activity which 
prevailed, and a brisk turnover also took place in installation 
materials and meters. 

The report proceeds to state that double shifts had to be 
worked to a large extent in the machine works; sites and 
buildings of the Oberschonweide Engineering Works were 
purchased to meet the requirements in the matter of addi- 
tional room, and a repairing shop was also established at 
Mulheim, Ruhr. The Oberspree cable factory resumed the 
working up of copper on a greater scale. In the case of 
the turbine department, a number of large machines for 
ships was constructed, especially oil engines; and in the 
export trade increasing interest was manifested in special 
types for the delivery or reception of low-pressure steam. 
The report then mentions that a demand developed in direct 
trade with Belgium, England, and France for large machine 
units for industrial power stations, the driving of rolling mills, 
and the complete electrical equipment of industrial works. 
After enumerating: various orders received in this direction, 
it is stated that contracts for tramway requirements experi- 
enced a considerable decline owing to the unfavourable work- 
ing of the tramways from a financial point of view, and new 
lines were practically out of consideration. On the other 
hand, business in the electric railway department began to 
develop, particularly in relation to other countries, and a 
large number of electric locomotives for Sweden had been 
partly delivered and were partly on order. The department 
for steam locomotives received orders for new locomotives 
besides undertaking repairs for the German railways. It is 
further stated that work on the Berlin high-speed railway— 
the A. E.G. Schnellbahn—was suspended as a legal dispute 
had arisen with the City of Berlin. 

The report further refers to the portfolio holdings, and 
states that new shares were acquired in. the National Auto- 
mobile Co., the ordinary shares in the Auguste lignite mine 
near Bitterfeld were absorbed, and the company also par- 
ticipated in the new issue of share capital by the Deutsche 
Werft, of Hamburg. which is designed to be the largest ship- 
building vard on the Continent. In the case of the re- 
organisation of the Zurich Bank for Electrical Undertakings, 
the report merely mentions that provision had been made 
in so far as the reconstruction affected the shares held by 
the A.E.G. The following table shows the financial results 
in the past two years, together with the corresponding figures 


for the pre-war year:— 

1913-14 1918-19 1919-90 

Marks Marks Marks 
Share capital 155.000.000 — 900,000 000 360 000.000 
Gross profits 22.640, % 38.306.000 $0,295,000 
Depreciation ОЮ 1.185.000 3,418,000 
Net profits 18,100,000. 25,000,000. 44,675,000 
Dividend "C 15.500.000. (КЮ КК) 98,000,000 

Е per cent. Е 10 10 M 


The ordinary share capital participating in the distribution 
for 1919-20 is 200,000,000. marks, although. the total amount 
divided represents only a percentage of that paid on a gold 
basis for 1913-14. The sum appropriated for bonuses to officials 
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and workmen, pension funds, and war benevolent funds totals 
16,000,000 marks, and compares with 5,500,000 marks in 
1918-19, and 2,220, 000 marks for bonuses and pension funds 
in 1913-14. In addition to the ordinary share capital of 
300,000,000 marks the loans now reach 202,030,000 marks, as 
contrasted with 103,530,000 marks a year ago. The ordinary 
reserve fund remains without change at 74,500,000 marks, and 
a special reserve fund is shown for 30,000,000 marks. 


India-Rubber, Gutta-Percha & Telegraph Works Co., Ltd. 
—The accounts for the year ended September 30th, 1920, show 
that after making provision for doubtful debts and excess 
pns duty the net profit was £73,299, plus £100,368 brought 
orward. The dividend on the preference shares paid in 
January and July required £12,500, and the interim dividend 
on the ordinary shares paid in July £18,750, leaving a dis- 
posable balance of £142,417. The warrants for the half-yearly 
dividend on the preference shares will be paid on Ist prox. 
Wito regard to the ordinary shares, although the accounts 
show u disposabie book balance amply sufficient to pay the 
usual dividend, the directors feel obliged to defer recommend- 
ing the payment of а further dividend owing to the present 
scarcity of cash. This has been brought about by the large 
eash payments they have been compelled to make to the 
Government for excess profits duty and income tax, and also 
by the higher costs of materials and labour which have gone 
to form the present stocks. The directors hope that it may be 
possible later to pay a six months' dividend to the ordinary 
shareholders out of the balance shown at the end of the year. 
Annual meeting, December 21st. 


Tees Power Station Co.—The directors’ report for the 
year ended October Ist states that capital expenditure in 
respect of the power station amounted at that date to 
£342,612. During the year 25,200 additional fully-paid ordi- 
nary shares were allotted to the Newcastle-upon-Tyne Electric 
Supply Co.. Ltd. The total paid-up capital is now £269,750. 
The Financier states that after considerable delay, owing to 
the late delivery of material and plant, a section of the power 
station has been completed, and is about to run on commercial 
load. It is anticipated that the remainder of the plant will 
also be brought into operation in January next. The total 
amount received up to the end of the year from the Newcastle 
company representing 6 per cent. on the company’s paid-up 
share capital is £15,142, and the directors recommend a 
dividend of 54 per cent. on the shares, carrying forward £306. 


British Mannesmann Tube Co., Ltd.—The report for the 
year ended June 30th, 1920, states that the manufacturing 
profit, including excess profits duty adjustment to June 30th, 
1919, and after deducting works charges and depreciation, 
amounts to £197,064, which, with interest and dividends, 
royalties and rents £6,627, transfer fees £738, and balance 
brought forward £72,769, makes £276,188, less administrative 
expenses (including bank interest) £66,174, leaving £220,013; 
against this has been charged debenture interest £20,004, in- 
come tax (balance), and reserve for corporation tax £37,300, 
and employes’ pension fund £3,033, and there has been 
transferred to reserve £10,000. A final dividend is proposed 
of 4 per cent. and a bonus of 1 per cent., making 8 per cent. 
per annum, plus bonus of 1 per cent., less tax, carrying for- 


ward £76,318. 


New Issues.—JParcelona Traction Debenture Issue.—Accord- 
ing to the financial Press, the proportion to be taken up by the 
underwriters of the recent offer of £1,050,000 8 per cent. 
secured debentures of the Barcelona Traction, Light & Power 
Co. amounts to 90 per cent. 

English Electric Co., Ltd.—letters of allotment have been 
posted in respect of the recent issue of £1,250,000 8 per cent. 
secured notes. It is understood that the underwriters will be 
left with about 75 per cent. of the issue. 


West African Telegraph Co., Ltd.—The report for 1919 
states that revenue amounted to £75,041, ordinary expenses 
£23,595, cost of maintenance of cables, payments to staff, and 
other war expenses £37,264, leaving balance, including £90 
brought forward, of £14,343. £4,000 has been transferred to 
reserve, and a dividend at the rate of 4 per cent. has been paid, 
carrying forward £1,039. 


Stock Exchange Notice.— Application has been made to 
the Committee to allow the undermentioned to be officially 
quoted: | 

oer Matthey & Co.—£250,000 8 per cent. seven-vear 
notes. 


Coventry Chain Co., Ltd.—Six per cent. per annum on 
preference shares for six months ended August 31st; on ordi- 
nary 7 per cent. per annum, making with interim dividend of 
3 per cent.. 10 per cent. for the year, and a bonus of 94 
per cent., all less tax. 

Anglo-Argentine Tramways Co., Ltd.—The directors have 
declared arrears of dividend for vear to June 30th, 1920, of 
58. Gd. per share, together with six months’ dividend to 
December 31st of 28. 9d. per share, less tax. 

Chile Telephone Co., Ltd.—Interim dividend at the rate 
of 6 per cent. per annum, free of tax. 


Westinghouse Brake & Saxby Signal Co., Ltd.—Interim 
dividend of 24 per cent., less tax, on the ordinary shares. 


Power Gas Corporation, Ltd.—Prolit for the year ended 
September 30th, 1920, £43,477, plus £10,996 brought forward. 
£7,000 1s placed to reserve. Dividend of 5 per cent., less tax, 
Is recommended. £23,504 is carried forward. 


Cape Town Consolidated Tramways & Land Co., Ltd.— 
According to the Financial Times, the accounts for the year 
1919 show a loss of £525, which increases the debit balance 
to be carried forward to £13,422. 


Lancashire Dynamo & Motor Co., Ltd.—Interim dividend 
of 9d. per share, free of tax, on the ordinary shares. 


Richardsons, Westgarth & Co., Ltd.—Dividend of 6 per 
cent., less tax, on preference shares on account of arrears. 


Cape Electric Tramways, Ltd.—Dividend of 5 per cent., 
less tax. 


STOCKS AND SHARES. 


TUESDAY EVENING. 

THE approach of the end of this year is not anticipated with 
the cheerfulness usually associated with the last days of 
December. ‘the Stock Exchange is apprehensive of financial 
trouble developing during the last days of the year, when 
commitinents tall due in various markets, mainly those con- 
cerned with commodities and other matters outside the Stock 
Exchange walls, the settlement of which may engage dift- 
culty and possibly a fresh outburst of liquidation. Of course, 
the Stock Exchange theory is that plenty of advance trouble- 
talk frequently means that when the event actually arrives, it 
is discovered to be less terrible than anticipation painted 
it, and in this consideration there rests а source of hope that 
the various settlements which will have to be made in a fort- 
night's time may be negotiated with greater ease than is ex- 
pected. ‘The uncertainty, however, lies like one of the current 
fogs over the markets of the Stock Exchange, and has the 
ellect of reducing business to very meagre proportions. 

English Electric Notes were left in the hands of the under- 
writers to the extent of 75 per cent. It is a sign of the times 
that this result was received with qualified satisfaction, for 
some had been talking about the public taking less than a 
quarter of the total amount offered. The price opened at 
4—3 discount, and has kept fairly steady at this level. As the 
underwriters received 2 per cent. commission, they can get 
out comparatively cheaply if they choose to do so. Those who 
undertook to accept the stock firm, and underwrote on this 
agreement, were paid 24 per cent. The price of the shares is 
158. 6d. Edisons are 155., and the first preference have gone 
back to 908. Last year, both classes received 10 per cent. 
dividends. The company's 5 per cent. debenture stock is 24 
lower at 72. 

Something of a shock has been caused to the market as a 
whole by the announcement that the India-Rubber, Gutta- 
Percha & Telegraph Works' directors feel obliged to defer re- 
commending payment of a further dividend, owing to the pre- 
sent scarcity of cash. The directors say that this position has 
been brought about by the large cash payments they have been 
compelled to make to the Government for Excess Profits Duty 
and Income Tax, and also by the higher costs of raw material 
and labour which have gone to form present stocks. The 
accounta show an ample balance for payment of the usual 
dividend, but owing to the conditions just mentioned, the pro- 
prietors will have to go without. It is not as though the India- 
Rubber Company were one of the mushroom concerns that 
have sprung up во freely during the war und after-war period. 
It was established in 1864, and the fact of such a company 
asking its proprietors to forgo their dividend is sharper criti- 
cism to the mind of the business man than columns of 
clamour in the popular papers. | 

'This announcement from the India-Rubber Company has had 
the effect of causing heaviness in various other companies of 
the same class. Callender's weakened to 13, Siemens are dull 
at a guinea, and the new shares at 10s., with 12s. paid. 
Nominal quotations scarcely represent the true state of the 
market, for in some cases it is exceedingly difficult to get even 
the lower price of the two quoted. Electric Construction 
4 per cent. debenture is 2 lower at 51. Metropolitan-Vickers 
preference are flat at 33s. 9d., and the ordinary at 16s. 3d. 
The former changed hands the other day as low as 30s. 74d. 

The same cause is debited as being the reason for the dulness 
in Eastern Extensions, Globe Telegraph & Trust ordinary and 
Western shares. 'The prices have got back to the round £15 
again. Evidently the necessity for raising money has caused 
these shares to be turned out amongst others of the purely 
investment class that are being realised by those who are 
obliged to find capital at the present time. They have been 
held as first-class investments, but the India-Rubber announce- 
ment comes as a blow to confidence, and sellers have appeared 
in the cable market, which, for a long time past, has been 
about the onlv firm spot round the House. e flatness is 
accentuated by rumours, which probably contain a certain 
amount of truth, as to financial failures in Netv York and in 
Paris. 
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Falls in electricity supply shares have left Charing Cross 
ordinary 3à, Metropolitan ordinary 28, and Westminsters 44. 
St. James's and Pall Mall are still flat at 64. County of London 
preference receded to 8, business being done at 7 15-16. In 
Westminsters, a transaction is recorded at 4 11-16. Cromptons 
fell back to 16s. 6d.; General Electrics at 14 have regained 
their decline of last week. i Nb 

Foreigners are heavy with the rest. Anglo-Argentine Tram- 
ways 5 per cent. debenture stock is 3} lower at 53, offering a 
yield of 94 per cent. on the money. British Columbia Electric 
Railway issues are 1 to 3 points down. Brazilian Tractions 
and Mexieo Tramways first mortgage bonds are both easier 
at 40. Rio Tramways Seconds gave way to 63, and Sao Paulo 
Consolidated debenture stock to 58}. Nearly all the securities 
connected with India and the Far East are unfavourably 
affected by the slump in silver and by the exchange compli- 
eations caused thereby. 7 E i 

Marconis have lost the benefit which they derived at the 
beginning of the month from the cheerful statements made by 
Mr. Godfrey Isaacs upon his return from.the United States. 
The price is 3-16 lower at 23, and Marconi Marines have re- 
ceded in sympathy to 95s., Canadian Marconis to 7s. 

The feature in the Home Railway list із a drop of 21 in 
Metropolitan Districts, which has carried down the price to 
134. Underground Income Bonds are 2 lower at 644, the £10 
shares and shilling shares showing losses of 5s. and of 6d. at 
2 and 5s. 6d. respectively. Steam stocks have mostly followed 
the same direction. In the Armament group, Vickers have 
gone a shade below 30s. Amongst rubber shares, the tendency 
is again heavy, with the produce at a farthing above 1s. per Ib. 


A critical settlement in the raw produce is in course of nego- . 


tiation this week; both the Mincing Lane and Stock Exchange 
rubber markets will breathe a trifle more freely when it is 
concluded. 


SHARE, LIST OF ELECTRICAL COMPANIES. 


Home ELEOTRICITY COMPANIES. 
EE Dividend Price 


ts.. 1 


— ‚14, Yield 
PE ` — * 1918. 1919. 1990. Rise or fall. P- o. А 
Brompton Ordinar x. B 19 6 - £10 0 0 
Charing Cross О s АА 4 7 22 - $ 10 7 
Chelsea.. 0 ee ee ee 8 4 11 -— 6 8 0 
ОЗҮ ot London ee oe ee 8 10 1 - 8 17 10 
‚ do. до. 6percent..Pref... 6 17/6 == 617 3 
do. do. 6 percent. Pref, 6 6 8 - { 710 0 
Kensington Ordinary T ee 6 7 É == 906 
London Blectric eo M . ee Nil 23 — 10 0 0 
do. do. 6 per oent. Pref... 6 6 3 — 10 18 2 
Metropolitan. . ee eo ee 5 6 — à 11 8 8 
do. #4 рег ME Pref, .. 44 43 2, = 8 0 0 
96. James’ an Mall. 10 12 6i — 9 12 0 
Bouth London ee 0 0 ee b 6 — 9 19 0 
South Metropolitan Pref, .. ee 7 1 [8 - 819 8 
Westminster Ordinary .. ee B 10 4j — $ 1010 6 
ets ITELRGRAPHS AND TELEPHONES. 
Anglo-Am. Те]. Pref. m ee 6 6 78 — 7 16 10 
E do. r Vef. ee |: 0 88,6 là 1 = 9 10 6 
Chile Tele phone. өө e 8 6 FR — 6 9 1 
Cube Bub. Ord. ee ee ee 1 1 1 — 10 0 0 
Bastern Extension .. өө oe 8 10 16 — à 618 4 
Eastern Tel. Ога. ee LI ее 8 10 154 — ' п 4 
Globe Tel. and T. Ord. .. ee 8 10 15 — 4 6 18 4 
do. do. Pref. .. T 6 `6 aol -1 7 1 2 
Great Northern Tel. ee os 22 22 — 10 4 R 
Indo-Earopean ' ee ee бе 13 10 10 =>. 8 6 8 
Marooni ee ee 0 ee 25 25 *i = 14 10 10 6 
Oriental Telephone Ord. .. «„ 10 12 94 — 4 18 4 
United R. Plate Tel. LE Фә 8 8 ‘ 6 — *0 )8 4 
West India and Panama „ 1/3 Nil Hu — Nil 
Western Telegraph. . ee ве 8 10 15 — à *808 4 
= Нома Rats, 
Central London Ord. Assented . 4 4 434 — 9 40 
Mesropolitan.. .. .. « 1 H 20 - 6 5 0 
0. District EN „„ Nil Nil 155 - 2) Nil 
Underground ElectricOrdinay . Nil Nil 2 — Nil 
zo do. : do. “А” ee Nil Nil 5'- - 6 0 Nil 
do. . do. Incomo 5 4 641 -92 — 
| ES. FomziGN Trams, &o. 
Anglo-Arg. Trams, First Pref. .. Nil 64 8 — 9 8 4 
640. do. nå Pref. .. Nil Nil 84 - Nil 
do. do. 6% Deb). 5 5 68 —Bj 988 
Brasil Tractions eo ee ee Nil Nil 40 e 1 Nil 
British Columbia Elec. Rly. Pice. 5 5 58 — 8 12 4 
do. do,  Preferrea 9 6 553 —1 6 6 2 
do. o. Deferred Ni 8 Б 9 *6 10 10 
^ do. . Deb. ee н 4i = 1 10 b 
Mexico Trams 5 per cent. Bonds.. Nil Nil 40 —2 Nil 
do. 6 per cent. Bonds , Nil Nil 812° — Nil 
Mexican Light Common .. +. Ni Nil 16 — Nil 
do. Pref. "T „ Ni Nil 954 -1 Nil 
do. lat Bonds „„ Ni Nil (64 — Nil 
MANUFACTURING COMPANIES, 
Baboock & Wilcox n. . 15 15 Н — * 1 1 2 
Briab, Insulated Ord.  .. oe 12h 15 1 =. 948 
Са lenders ee ee ee ee 95 15 1 -— à 10 18 9 
| Ww 63 Pref. ee ee ее 64 tà 18/9 — 6 18 8 
Castner. Kellner oe T „ 20 17 B - 618 4 
Crompton Ord.. ee oo ee 10 10 168 = 1/- 12 9 6 
Edison-Swan oe — ee 10 10 15/- ы 18 6 8 
do. do. ò percent. Deb. .. 5 5 72 -24 619 0 
Electric Construction ee ee 10 10 16/6 — 11 8 6 
Gen. Elec. Pref. ... . 64 63 18'. m 1 4 5 
do. Ord. oe so ee 10 10 F + 3, 8 0 0 
H ley М . ee ee ee 25 15 1 — 9 4 8 
do. 4} Pref.. ee m ве 43 43 ЗА = 7 4 0 
India · Rubber ee oe 10 10 l == E *8 80 
Met.-Vickers Pref. .9 ee ee <= 8 It — à ` 9 9 4 
zi Biemens Ord. „ ee ee eo 10 10 176 этә Ya *9 В а 
Telegraph Con- 2 ef 20 20 21 — 614 9 


* Dividends paid free of Income Tax. 


MARKET QUOTATIONS, 


It should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other circumstancer. 


Tuesday, December 14th., 


CHEMICALS, &c. n оаа 
а Acid, Oxalio.... .. . ., per lb. 1/10 у 
а Ammoniac Bal “ce sas . рег 8110 " 
а Ammonia, Muriate (large crystal) — , £92 ж 
a Bisulphide of Carbon ЖЕН Ms ii M у 
а Вогах еее ove eee 20 эзе ?1 #41 eee 
а Copper Bul hate ml еее coe Ll . 443 ese 
@ Po 9 orate eco eee ecc per lb, M- nee 
а Perchlorate eae sien eed Ma oe 
a Shellac eco see eet eee eco per owt. 8 £8 dec. 
а Sulphate of Magnesia... .. рег ton 418 e 
a Sulphur, Sublimed Flowers ” 834 is 
a 99 Lump een TII mr 93 250 coe 
а Вода, Chlorate еео eve seo per lb. 64. eoo 
a з wines eve see өөө рег ton 219 eee 
a um Bichromate, casks .. per lb. adi ae 
METALS, &0. 
p Babbitt’s Metal Ingots .. ., Per don 495 ю 4500 
c Brass (rolled metal 2” to 12” basis) рег lb. мі} ae 
c „ Tubes (solid drawn) .. " 1/4 to 2,4} * 
е Соррег Tube (solid drawn) . " pel М 
е B ee » "P 
c » Bars ( ected) „ per ton 815) £3 inc 
c 99 Sheet 200 ITI eee 0 99 $189 £3 ino, 
¢ [11 өөө ee eos ry [T] 2180 £3 inc. 
d „ (Electrolytic) Bars e n £91 £2 inc. 
d 98 99 Bh ta ace 97 2 өзө 
а ТІ T] Wire Rods.. rT) £107 £1 inc. 
d 9,9 97 H.C. Wire ee per lb. 1/18 zd. inc. 
F te Rod "TT m mI oe $9 8/6 "TT 
f [1] Sheet e 4 97 8/- ° 
R German Silver Wire е е 97 8/- oo 
h Gutta-percha, fine ee n 14%. to 16/- " 
h India-rabber, Para : 1/2 
i Iron Pig (Cleveland Warrants) ... per ton Nom, a 
1 T Wire, galv. No. 8, P.O. qual. [T] t ese: 
g L] g Pig еее 0 әве 39 £8 dec. 
g Mercury .. ... MP US per bot. £14 25/- to 80/- dec. 
e Mica (in oases) small .. per lb. 64. to 4/6 "a 
@ oe 99 LL] шолаш ee 37 100 io / A m 
@ » DD) »" ME » & up a 
р Phosphor Bronze, plain castings " 1/6 to 1/1 ЯЕ 
р i „ rolled bars and rods „ | 2/5 bo 9/8 , 
p ' „ rolled strip & sheet =, | 2/5 to 9/9 " 
E Silicium Bronze Wire. , per Ib. Mni н 
r В 1 $, in bars TII eee 1/8 eve 
г Tin, Block (English) . . per ton 431310 #214! | 260 £7 inc. 
п Wire, Nos. 1 016  ...  .. Per lb. 4/9 5% 
p White Anti-friction Metals . perton| £78 to £800 z 
Quotations supplied by— 
G. Boor & Со. g James & Shak " 
€ Thos. Bolton & Sons, Lid. А Edward Till & Go, 
d Frederiok Smith & Co. i Bolling & Lowe. 
e F. Wiggins & Sons. i Richard Johnson & Nez how, Ltd 
f India-Rubber, Gutta-Percha and п Р. Ormiston & Sons, 
Telegraph Works Co., Ltd. — 


r W. F. Dennis & Co. 
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Trade with India.—i1n the course of an article in the 
B. O. T. Journal dealing with trade between the United King- 
dom and India, Mr. 1. M. Ainscough, O. B. E., H.M. Senior 
Trade Commissioner in India and Ceylon, gives a number of 
useful notes on the present state of affairs. He says that 
owing to labour dissatisfaction, for which neither employers 
nor the employed are wholly to blame, the prices of British 
ods are steadily rising, enabling American, Belgian and 
even German goods to find an easy market. The longer this 
continues, the greater will be these inroads in our trade 
throughout the world and the greater will be the efforts re- 
quired to dislodge our rivals. India is passing through a very 
difficult period of financial stringency and trade depression. 
India emerged from the war in а more prosperous condition 
than ever, and the increased cost of living was largely offset 
by the enhanced prices obtained for produce. This boom 
reached its height in 1919, but the early months of the present 
year witnessed a decided set-back, and the last few months 
have been almost entirely dominated by the fluctuations of 
exchange. Large amounts of Indian capital were forthcoming 
last year for industrial adventures of all kinds, and the prices 
of shares rose to absurdly high levels. The inevitable reaction 
has taken place, and very many operators find that they are 
financially crippled. Credit is severely restricted, and the 
banks in India are forced to curtail their advances until there 
is a freer liquidation of goods. Throughout the whole of the 
East, from Bombay to Yokohama, there is at present a very 
serious state of congestion of trade and great financial strin- 
yeney. In the meantime the greatest care should be exer- 
cised by exporters in this country not to add to the present 
difficulties by shipping goods which they are not sure of dis- 
posing of and to modify financial commitinents until the posi- 
tion improves. Regarding the financial status of importers, 
Mr. Ainscough says that [ndia is one of the most dangerous 
countries in the world to frade with unless a firm has either 
good agents in the country or maintains its own travelling 
representatives. Greatest caution in dealing with small Indian 
companies is urged upon Dritish exporters. 
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ExTRA-HIdH-TENSION DISTRIBUTION BY UNDERGROUND CABLE. 


By REGINALD O. 


KAPP, 


B.Sc., A. M. I. E. E. 


(Abstract of paper read before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


HLECTRICITY is to be had at a lower cost at the power house 
busbars in a super-station than in a smaller power house. 
Ор the other hand, the cost of the extra-high-tension distribu- 
tion system increuses steadily as more power is concentrated 
in a single power house. Therefore, there is a limiting size of 
power house for any neighbourhood for which thé cost per 
unit to the consumer will be a minimum. It is quite likely 
that, in many cases, this most economical size will be exceeded 
by the super-power houses of the future, as other questions, 
such as a plentiful supplv of water for condensing purposes. 
coaling facilities, &c., are more likely to dictate the size of 
power house than the question of minimum cost. 'The result 
of this is that the capital charges on the E.H.T. distribution 
system of a super-power scheme will be comparable with 
the coal bill, and may even exceed it. 
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(c)Two power houses, one at each end of load 
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Ес. 2.—WHEN LOAD DIMINISHES 
EVENLY FROM MIDDLE TO END 
OF SUPPLY AREA. 


Fic. 1.—W#8EN LOAD 18 
EVENLY DISTRIBUTED. 


Cost OF E. H. T. DISTRIBUTION WITH DIFFERENT POSITIONS 
OF POWEB HOUSE. 


Whereas in the past by far the greatest amount of thought 
was given to the problem of making the most economical use 
of coal, we may in the near future expect a greater reduction 
in the cost of electricity to come from methods for cheapening 
the distribution system than from increases in generating 
efficiency. | 
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Fic. 3.—Cost OF k. H. T. DISTRIBUTION 
WITH TRANSFORMER HOUSE AT 
PoiNT с AND LOAD EVENLY DISTRIBUTED. 


The object of this paper is to state some of the problems 
which it appears worth while to discuss in this connection. 

The principal point on which E.H.T. distribution differs from 
low-tension distribution is that, in the former case the limit 
to the capacity of the cables is almost always set by heating, 
whereas in the latter case it is more usually set by voltage-drop. 
Where overhead transmission is used, higher voltages than for 
cables can be safely adopted, and therefore large quantities 
of power can often be sent more cheaply in bulk over a long 
distance. On the other hand, overhead line work is not as 
cheap as cables when small quantities of power have to be 
distributed to isolated points of a complicated network. There- 


Fic. 4.—CosT oF E. H. T. DISTRIBUTION 
WITH TRANSFORMER HOUSE, AND LOAD 
DIMINISHING EVENLY FROM MIDDLE TO END 
OF SUPPLY AREA. 


fore, the rernarks in this paper are only partly applicable to 
overhead transmission problems. 

Choice of Fosition.— For a given voltage-drop the cheapest 
cable lay-out occurs when the power house is at the centre 
of gravity of the load. But the cheapest cable lay-out is not 
necessarily at the centre of gravity of the load when heating 
of cables determines their size. There is little or no gain in 
supplying a town from.two power houses. 

Figs. 1 to 5 show graphically the relative costs of the dis- 
tribution system with various positions of the power house 
for the special case of an area of which the width 1s small 
compared with the length. The ordinates of the curves re- 
present the total power flowing across a section of the town, 
and the total shaded areas represent approximately the total 
cost of cable. The thin line on each diagram represents the 
density of demand across a section of the town. If the area in 
fig. 1 (a) 1s taken as unity, the areas of the remaining figures 
are as follows :— 


Diagram 1 (a) 1 (b) 
Shaded агеа 1 9 - 

The choice of the number and position of power houses will 
rarely be much affected by considerations of the cost of dis- 
tribution. The supply of coal and condensing water will 
generally be the determining factors. But, if the power house 
is far enough away, it pays to have a transformer house within 
the boundaries of the town which is supplied at a high voltage, 
say, 30,000 volts, from which the power for the town is stepped 
down to, say, 6.600 volts. A question of interest then is to 
determine the most suitable position for the transformer house. 
Fig. 3 shows the expenditure on cable theoretically required 
when the load is evenly distributed over the town. ; 

The limits of the supply area are А and B, and the trans- 
former house is situated at c. The length of the town is /, 
which is divided in the ratio p/q by the transformer house; 
a represents the cost per yard of 6,600-volt cable, and b the 
cost per yard of 30,000-volt cable needed to supply the whole 
of the town load. The whole of the horizontally and vertically 
shaded areas between 4 and B represent the total cost of cable 
within the limits of the town. 

This area is ар?/21+а(1— p / A bp, a/b is the ratio of the 
cost per yard per kilovolt-ampere of 6,600-volt to 30,000-volt 
cable. If we make this ratio=c we find that for minimum 
cost of distribution system p/I=(c—1)2c. 

Fig. 4 shows a similar diagram for a town in which the 
density of demand is a maximum at the centre and becomes 
gradually and evenly reduced to zero at the outskirts. The 
saving in cost of cable is theoretically a maximum when 


И! = $4 [0 — 1)а] 
The ratio b/a is about 3 if allowance is made for stand-by 
cable in both cases, and the greater amount of switchgear 
required on a 6,600-volt network is taken into account. From 


1 (c) 2 (a) 2 (b) 2 (c) 
1 4 2 4 


this it follows that p should theoretically be equal to 1 АВ 
if the load is evenly distributed throughout the town as in 
fig. 3, and 0.4 AB if the load diminishes evenly from the 
centre to the fringes of the town as in fig. 4. Various prac- 
tical oe make these theoretical figures only approximately 
correct. 


It would be better to place the transformer houses 


y 6600 volt cahle 


uw 


b 
30000 volt cable 


Fic. 5.—EcoONOMICAL POSITION 
OF TRANSFORMER HOUSE ON A 
MIXED-VOLTAGE SYSTEM, WITH 
Loan EVENLY DISTRIBUTED. 


nearer the fringe of the town than in the positions given by 
the above theoretical figures. 

If the power house itself is on the fringe of the town, and 
the town is a large one, it may be economical to supply the 
distant parts at 30,000 volts. The question having been 
determined, how great an area is to be supplied through the 
transformer house at the opposite side of the town to the 
power house, the best position of the transformer house within 
this area 1s found by the above formula to be about one-third 
of the distance across the area. Fig. 5 illustrates the cost 
of cable for such a scheme. 

In this case the voltage at the transformer” house must 
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be so arranged that the point X in fig. 5 shall be the point - 


of lowest potential on the system. The simplest way of fixing 
the transformer house voltage and, therefore, fhe position ot 
the point X, is by means of transformer tappings. The usual 
transformer tappings of 24 and 5 per cent. up and down give 
too coarse a regulation for a mixed voltage system. To get 
а good range of voltage in small steps with the least possible 
number of tappings, the author has adopted a scheme with 
tappings at different points on the step-up and step-down 
transformers. If, for instance, the step-up transformers have 
14 per cent. tappings up and down, and the step-down trans- 
formers 24 and 5 per cent. up and down, the following per- 
centage voltage variations up and down from the normal 
are possible :— 


О, 1. 14, 24, 34, 4, 5, and 64 per cent. 


That gives us 15 possible ratios. 

In the case of E.H.T. cables, heating and not voltage-drop 
is always the determining factor. For this reason the most 
economical site for the power house is not at the centre of 
gravity of the load. This fact is worth emphasising. The 
most economical site for the power house is roughly such that 
the sum of the product of each load into its distance shall 
be a minimum. For the centre of gravity the sum of the 
product of each load into the square of its distance would 
be a minimum. 

The author has not succeeded in finding an analytical method 
of determining the most economical position of a power house 
except for the special case of a long, narrow area dealt with 
already. An ingenious way of solving the problem has, how- 
ever, been suggested by Mr. С. С. Carrothers. Imagine a 
map of the supply area to be pasted on a horizontal board 
and a hole drilled through the board wherever an important 
load is shown. Bring а string up through each hole and tie 
all the strings together in a single knot, or fasten them all 


o. P 4 6 8 10 
Distance of power house from supply point in mies 
Еа. 6.—CosT OF E. H. T. 
TRANSMISSION IN BULK. 


to one small ring. To the loose end of each string attach a 
weight proportional to the cost per yard of cable for supplying 
the load at the point of the map through which its string 
passes. On the map one will now see a number of strings 
Meeting at one point, their other ends passing through holes 
to the weights beneath. The potential energy of the system 
of strings visible on the map 1в the sum of the product of the 
tension in each string into the distance between the knot 
and the hole in the board. The system will automatically 
adjust itself so that its potential energy becomes a minimum. 
That is to say, the knot will take up that position on the map 
9 represents the most economical site for the power 
ouse. 

If the site of the power house is fixed, and the problem is 
to determine the most economical position of a step-down 
transformer house, the same method can be used. A hole 
must be made through the map where the power house is 
shown, and the weight on the string through this hole must 
be proportional to the cost per vard of supplying the trans- 
former house from the power house at 30,000 volts. The 
knot will then take up the most economical position for the 
transformer house. 

Voltage.—The cost of cable per kilovolt-ampere transmitted 
is less the higher the voltage, and so it would pay in most 
systems to have the voltage as high as convenient. If in- 
crease in the voitage involves the use of transformers, their 
cost and that of their switchgear must be charged to the 
E.H.T. distribution, and this makes the cost per kilovolt- 
ampere greater than that for а lower voltage. unless the 
transmission distance is great enough to make the saving in 
cable pay for the cost in transformers and switchgear. There- 
fore, the highest safe voltage for a given set of conditions 18 
the right one to select, and circumstances may call for the 
selection of the highest voltage at which (а) one can sell 
power; (b) one can generate power; (c) one can transmit 
power. Other voltages cannot be justified. 

The author has assumed these to be 6.600, 11,000, and 30,000 
volts respectively. Fig. 6 shows the cost of transmission. The 
actual cost of distribution is higher than that given by the 
curves. 
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Fia. 7.—TRMPERATURE CHART OF CABLES ON SEPTEMBER 25TH, 1919. 


The author would be inclined to adopt a 30,000-volt trans- 
mission with a 6,600-volt delivery for distances somewhat less 
than that given by the point of intersection of the curves 
shown. 

Cable Lay-out.—The problem of designing cable lay-out 
schemes depends so much on individual cases that generalisa- 
tions do not apply to it. However, a few guiding principles 
can be stated. | 

1. The system should be so arranged that failure of any 
one feeder does not cause any other feeder to become over- 
loaded. 3 

д. Unless some device such as that suggested in the follow- 
ing section is adopted, link feeders will only carry a small 
amount of power compared with their load capacity, as the 
difference in potential between the ends of a link feeder 1s 
not great. Therefore, their usefulness as stand-by cables is 
frequently illusory. . NM 

3. Link feeders must not short-circuit any current-limiting 
reactances that may be installed between busbar sections at 
the power house. 

4. If а consumer is situated between the power house and 
a sub-station, and is supplied by a cable from the latter, the 
cost of cable for supplying him is about twice the cost of 
cable between the sub-station and the consumer, as the power 
has to make a double journey. Unless the existing cables to 
the sub-stations are likely to suffice for both loads in future, 
it may be more economical to lay a new cable from the 
power house direct to the new consumer, even though that 
involves a greater immediate outlay. 

5. If power is tapped off a feeder, the possible future load 
that may safely be taken off the end of the cable is reduced 
һу the power tapped off nearer the power house. Unless the 


cross-section is reduced beyond the tapping point, feeders 
should only be tapped after the probable future growth of the 
load has been duly considered. 
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quwalent continuous load to give same 


6. On a ring main the cross-section of copper should be 
reduced on the feeders furthest from the power house. 

7. When the power has parallel paths through feeders of 
unequal cross-section of copper it will divide so as to give 
the same current density in each feeder. Advantage cannot, 
therefore, be taken of the circumstance that the feeder of 
smaller cross-section may safely be worked at a higher current 
density than the other. 

8. The curves of cost per kilovolt-ampere per mile of 6,600- 
volt cable show that there is little to be gained by increasing 
the cross-section above 0.075 sq. in. 

Equalising the Load.—Full use can hardly ever be made of 
all the cables leaving the power house. The total load capacity 
is limited by the load on that cable which will he most 
heavily loaded when апу of the other cables are out of service. 

Link feeders are used to equalise the load between radial 
feeders as far as possible, but, under purely ohmic conditions 
of pressure drop on the system, these link feeders do their 
work very imperfectly. 

It appears that boosting transformers or induction regula- 
tors on the link feeders would most cheaply and efficiently 
increase the available network capacity, with a considerable 
saving in capital cost. For an actual case worked out by 
the author on an existing undertaking, the load capacity of 
the distribution system could be increased by an extra cable 
at a cost of £10.6 per kilovolt-ampere, or by induction re- 
gulators at а cost of £4.2 per kilovolt-ampere. 

Load Capacity of Cables.—It is not so easy to say when a 
cable under working conditions is loaded up to the safe limit 
as might at first sight appear. The mains engineer knows 
what continuous load his cables can stand. The question that 
interests him is whether the actual varying load is producing 
at any tune during the day a dangerously high temperature 
in his cables. The problem may be formulated thus: What 
is the continuous load equivalent to a given varying load? 

One must take account of the progressive heating effect of 
the varving load during 24 hours or more. Fortunately, this is 
not such a laborious operation as one might think. Let fig. 
7 be а temperature chart of the cable during 24 hours’ heating 
under а varying load. The absciss represent time, and the 
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ordinates temperature. The temperature scale is not actually 
shown. The smooth logarithmic curve on the same diagram 
is a heating curve corresponding to that steady load which, 
if applied long enough, would give the same maximum tem- 
perature as the actual varying load. The temperature chart 
18 drawn on the assumption that the load remains constant 
during the period of one hour. Each part of the temperature 
chart is, therefore, a smal! portion of a heating or cooling 
curve, similar to the smooth logarithmic curve. One such 
heating curve is continued with dotted lines to show how it 
forms a portion of such a logarithmic curve. ‘This shows 
how .the cable temperature would have varied with time if 
the load had been the same throughout the period as it was 
between 2 p.m. and 3 p.m. It would then have reached a 
final temperature, given by its asymptote which is the dotted 
horizontal line. 

When the load is such that it would maintain the cable at 
a constant temperature lower than the temperature of the 
cable at the time when the load is applied, the cable will 
cool. The cooling curve is of the same shape as the heating 
curve, but it approaches the asymptote from above. The 
horizontal scale depends on a constant which can be defined 
as the time taken by the cable to reach 63 per cent. of its 


final temperature, and is called the time constant." This. 


constant has different values for different cables, and also 
depends on how the cable is laid. 

The method involves little calculation. The whole tempera- 
ture chart is traced by the manipulation of а piece of tracing 
paper. The most complicated part is the determination of 
the average load figures and their squares. The remaining 
work of tracing the charts for various time-constants could 
be done by an intelligent switchboard attendant, and each 
chart would take about 10 minutes. Fig. 7 shows a tem- 
perature chart constructed in this way. The greater the 
time-constant of the cable, the smaller is the equivalent con- 
tinuous load. The average value of the load for the day in 
question was 5,830 Kw., and the root mean square is 3,090 kw. 

ence the load factor was 50 per cent. 

In the case of transformers, the final temperáture is not 
proportional to the square of the load. It is proportional to 
the losses, which are made up of а copper loss that is pro- 
portional to the square of the load, and an iron loss that is 
independent of the load. The equivalent continuous load 
for transformers is less than that for cables. Therefore, where 
an E.H.T. feeder and its step-up and step-down transformers 
are controlled as one unit, their continuous load capacity 
should not be the same. If the same safety of working is 
required both for the cables and for the transformers, the 
former must be rated higher than the latter. The heat capacity 
of an overhead line is so low that the equivalent continuous 
load is very near the maximum peak load. "Transformers 
working on overhead transmission might, therefore, safely 
be rated very much lower than the capacity of the line. 

The present state of our knowledge about time-constants is 
too slight to enable us safely to make full use of the method of 
determining temperature rise described above. Since, how- 
ever, à sclentific consideration of the actual load conditions 
may result in a saving of 15 to 25 per cent. of the cost of the 
distribution system, money spent on research in this connec- 
tion would be well invested. The capital charges on this 
saving might represent & charge per unit many times the 
saving in the cost per unit due to the use of economisers. 

Tariffs.—Tariffs designed to obtain the best use from the 
E.H.T. distribution system will be of greater importance on 
super-power schemes than they have been in the past. Dis- 
criminating tariffs are only justified if they ultimately result 
. In cheapening the cost of energy to the average consumer. 
If they do not have this effect, a flat rate is preferable. 

For a moderately large system a fair average figure for the 
cost of generators, transformers, and distribution system may 
be taken to be £15 per kilovolt-ampere of maximum load. 
At a power factor of 0.8 this becomes £18.75 per kilowatt. An 
improvement of the power factor from 0.8 to unity would 
represent а capital saving of £3.75 per kilowatt of maximum 
demand. The average cost of apparatus or machinery for 
improving the power factor would come to very much less 
than this, and so power-factor improvement would ‘very de- 
cidedly be an economic proposition on such a system. Load- 
factor improvement often costs nothing at all. It merelv 
entails a little care in starting up heavy machinery. 

If the distribution system is to have the full benefit of power. 
factor improvement, the apparatus or machinery must һе 
installed on the consumer's premises. "The cheapest method 
is generally that by which phase advancers are installed on 
each individual large motor. The drawbacks of divided re- 
sponsibility and difticulty of supervision make it impracticable 
for the supply authority to install these, so a tariff discriminat- 
ing enough to make it worth the consumer's while to improve 
both his load and his power factor best meets the case. In 
the author's opinion the tariff of a large supply undertaking 
ought invariably to discriminate between a good and а bad 
power factor. For small undertakings a discriminating taritf 
is rarelv worth while. Wherever the nature of an industrial 
load is such that the consumer can improve his load factor. 
the tariff should also be based on maximum demand, that is, 
should discriminate between good and bad load factors. 

The time has come when electricity supply undertakings 
should have publicity departments run by a well.paid staff. 
These departments should supply readable literature and 


personal help and advice. Among other things, it would 
be the duty of such a department to advise consumers how 
to keep down excessive peaks by adjusting the times of 
working of heavy machinery, and by exercising care in start- 
ing it up. It would also advise them on the best methods 
of improving the power factor in each particular case. It is 
to the interest of the consumer, the supply undertaking, and 
the industries of the country generally that electricity should 
be used to the best advantage, and the supply engineer is 
the man in the best position to help towards this end. The 
cost of giving free advice to power consumers and generalíy 
keeping them informed of the possibilities of reducing their 
electricity bills would be a small item in the budget of a 
large supply undertaking, and would ultimately result, not 
in a reduced, but an increased revenue. . 


p V——— 
THB NATIONAL PHYSICAL LABORATORY. 


ON Wednesday evening, the 8th inst., the optics, thermo- 
metry, heat, and radiology divisions of the Physics Department 
of the National Physical Laboratory at Teddington were, by 
the kind permission of the director, Sir Joseph Petavel, open 
for the inspection of a number of interesting exhibits of ap- 
paratus. Doubtless the perversity of the weather may be 
credited with the responsibility for the paucity of the number 
of visitors. Nevertheless those of Sir Joseph's guests who 
availed themselves of the opportunity afforded for witnessing 
the various demonstrations that had been arranged, considered 
themselves well repaid. Those who have been privileged to 
take part in the annual visit of inspection to the Laboratory 
will find these pleasant evening (or in the summer time after- 
noon) gatherings a welcome means of prolonging the all too 
brief time that is afforded for the public inspection of the 
wonderful collection of plant and apparatus that is housed in 
Bushy House and its surrounding buildings. Moreover, public 
knowledge of the raison d'étre and importance of the Labora- 
tory and its fascinating work is none too extensive, and any 
innovation that is calculated to stimulate interest in its 
activities should be encouraged. 

On the occasion of our visit last week the first department 
inspected was the Heat Division where visitors were initiated 
into the method of calibrating an optical pyrometer at the 
melting points of gold and palladium. The pyrometer is 
sighted into a black body furnace, consisting of a long re- 
fractory tube with a resister winding of platinum foil. This 
tube is surrounded by a coaxial tube also wound with platinum 
foil, the whole being fixed in a well lagged case. By raning 
the outer tube to a temperature of 1,300 deg. C. it is foun 
possible to reach a temperature of 1,550 deg. C. within the 
inner tube, which is within 200 deg. of the melting point of 
platinum. In the centre of the inner tube a small plug is 
fixed, which has the junction of a thermocouple exposed on it, 
and also а short length of gold or palladium wire. The ends 
of the latter are connected to a millivoltmeter by two platinum 
wires. А small E.M.F. is applied and the rupture of the 
circuit on the melting of the gold or palladium is indicated 
by а movement of the pointer. A reading of the thermocouple 
is taken at the melting point, and this enables the furnace 
to be kept steady while a series of observations is made with 
the optical pyrometer. 

The next piece of apparatus examined was that used for 
investigating the convection currents in granular materials, 
and the effect of horizontal baffles thereon. It consists of a 
vertical surface built up of a number of plates. Each plate 
contains a flat 3 coil, the energy dissipation of which 
can be measured, and on either side of the hot plate two 
cold plates are fixed and the interspace packed with granulated 
cork. Coefficients for the heat transmission are obtained for 
each element of the surface, and the marked influence of the 
convection current set up demonstrated. Horizontal baffles of 
cardboard have the effect of diminishing the values of the 
coefficient for the bottom portion of the wall, and increasing 
it for the upper part. Typical curves were exhibited. 

With the apparatus used for determining the heat loss by 
convection from a vertical cylinder of known height, measure- 
ments are made of the electrical energy which has to be 
supplied to maintain the surface temperature of the cylinder 
at constant value. The temperature is determined by thermo- 
couples, and corrections are made for radiation and for con- 
duction along supports, &c. The combined anemometer and 
thermometer employed to determine the velocity and tem- 
perature distribution of the air stream near a hot vertical 
plate consists essentially of a fine platinum wire in one arm 
of a Wheatstone bridge which, with a small current in the 
bridge, acts as a resistance thermometer; and with a large 
current as а hot-wire anemometer. In the vertical hot-air 


. channel, for use in calibrating the anemometer, air is drawn 


by a fan through an electric heater into a wide vertical channel, 
provided with a honeycomb grid and layers of wire gauze at 
the entrance, to break up eddies and ensure vertical flow. 
The anemometer wire is placed in the large channel and the 
air velocity is deduced from Pitot-tube readings of the swifter 
flow in a subsequent Venturi neck. 

In the potentiometer room was exhibited а duplex reversal 
key designed for reversing in one movement the battery and 
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thermoelement connections to a potentiometer. To the bottom 
of the key four amalgamated copper cups are fixed, and to 
the ebonite cover four plungers; midway between the cups 
and plungers is a moving platform carrying four cups with 
plunger prolongations. Movement of the handle in one direc- 
tion brings the bottom of the movable cups up against the 


fixed plungers, whilst the reverse motion causes the plunger: 


prolongations of the movable cups to come into contact with 
the bottom cups. А spring is so arranged as to keep the 
surface pressed together in both positions of the contacts. 

A simple form of apparatus for determining coefficients 
of expansion at high temperatures is based on the measure- 
ment of the differentia] expansion of fused silica and the 
specimens under test, and the expansion is measured by means 
of a dial indicator commonly used in engineering work. This 
form of measuring apparatus has an advantage over micro- 
meters which are liable to force out the bottom of the tube if 
accidentally left screwed down when the temperature is raised. 
An alternative method of measuring expansion coefficients 
was also shown in addition to the method of standardising 
an optical pyrometer by use of а tungsten arc, and 
various types of apparatus for measuring the humidity of the 
air in cold stores. Two novel instruments were shown for the 
latter purpose. The first type is based on the evolution of 
heat in dry cotton when brought into a moist atmosphere. 
Two similar coils of nickel wire are wound on a frame, and 
are both cotton-covered, but one is shellac-varnished to render 
it impervious to moisture. The coils form two arms of a 
Wheatstone bridge, which is balanced, and when the frame 
is brought from a dry to a moist atmosphere heat is evolved 
in the uncovered cotton, which causes a rise in temperature 
of the nickel wire, and throws the bridge out of balance. The 
deflection of the galvanometer gives a measure of the 
humidity. The second tvpe of instrument is based on the 
change of the refractive index of a glycerine film according 
to the amount of moisture absorbed from the air. A cigarette 
paper dipped in glycerine is placed on the prism of an Abbe 
refractometer, and when the glycerine has attained equili- 
brium with the air. the humidity can be deduced from the 
refractive index. Modified forms of the dew-point, wet- and 


dry-bulb hygrometers, and an absorption hygrometer were 
also on view, While in the basement the refrigerating platit 
and cold storage room were examined, and thermal conductivity 
tests of good Insulators were watched with much interest. 

In the Thermometry Division considerable pains were taketi 
to explain to visitors the various methods of testing meteoro- 
logical types of thermometers as carried out in water com- 
parison baths, and also of clinical and precision thermometers. 
For comparing the latter type of instruments sent to be tested 
with the Laboratory standards baths employing water, oil, 
or fused salts are made use of. | 

In the Radiology Division an oscillograph used for the 
examination of the potential wave form of induction coils 
was shown in operation. Other apparatus exhibited in this 
section. consisted of that used for the deterinination of the 
intensity of X-rays; for testing radium by the Rutherford 
direct and. Rutherford апа Chadwick balanee methods; and 
for testing the definition of X-ray tubes. An X-ray spectro- 
meter and a display of radiographs were other interesting 
exhibits, while the screen demonstration of the X-ray examind- 
tion of materials afforded the ladies amusement by revealing 
the contents of their hand-bags. | 

The last department to be visited was the Optics Division ; 
in this building, owing to alterations in progress, the middle 
floor was not open, but in the sextant room the collimator 
benches for testing the scale errors of sextants were examine 
as were also the spectacle-lens testing bench, and the photo- 
meter bench for determining the loss of light in optical in- 
struments, &e. A simple arrangement for measuring the 
reflecting power of polished surfaces was shown, and on the 
top floor was seen interference apparatus for investigating 
the defects of optical parts such as prisms, lenses, plane 
parallel plates, &.; photographie shutter testing; apparatus 
used in some of the work in progress оп the sensitivity an 
personal equation error of various types of optical setting; auto- 
collinating apparatus for testing telescope objectives; apparatus 
for measuring coefficients of linear expansion of optical glass 
up to about 550 deg. C.: test for defective polishing or silvering 
in mirrors, and polarisation. apparatus for the detection of 
strain in glass. 


NEW ZEALAND: A PROMISING MARKET. 


THe United Kingdom's share of the import trade of New 
Zealand has continued to decline since the signature of the 
armistice. Now that the reorganisation of industries at home 
has had ample opportunity of completion, the time has come 
to consider what steps can be taken to effect a recovery. 
The directions in which such efforts should be made (and 
indeed are already being made) are dealt with in the recently- 
issued report by H.M. Trade Commissioner in New Zealand 
(Mr. R. W. Dalton),* a summary of whose remarks, in so far 
as they are of interest to the electrical and allied trades, js 
given below. It is gratifying to find mention of the attention 
which is being devoted by British electrical engineers to the 
important enterprises on foot in New Zealand for the genera- 
tion of eleetricity from water power. 

Machinery and metals are the next most important goods, 
after textiles, purchased by New Zealand from abroad. Great 
Britain’s share in the metal trade declined between 1918 and 
1919 from 76 per cent. to 50 per cent., and in the machinery 
trade from 59 per cent. to 95 per cent. 

An examination of the details of Imports under these head- 
ings gives а good deal of ground for optimism regarding the 
possibilities of recovery of British trade. While there are 
weaknesses evident in certain classes of goods, weaknesses 
many of which existed before the war, the increase in foreign 
trade in the main has been spread over most of the import 
lines, and is a natural increase due to the inability of British 
manufacturers to supply goods. This being so, it should be 
possible for British firms to recover ground rapidly once 
given the opportunity of making satisfactory deliveries. So 
far as metal manufacturers particularly are concerned, one 
inay look forward to recovery to a position closely approximat- 
ing that existing before the war. So far as machinery js 
concerned, the British position in this trade was unsatisfactory 
before the war, compared with the position in other trades. 
With the development which has taken place at home since 
the war, there can be no resson why British firms should not 
secure even a greater share than thev had before the war. 
It is satisfactory to note that H.M. Trade Commissioner sees 
indications. that ground will be rapidly recovered in this 
trade once the pressure on firms in the United Kingdom is 
relieved. 

Looking at the position generally, there is cause for a good 
deal of satisfaction, first, that the position at present is no 
worse, and next, that the possibilities of recovery. are so 
great. Active endeavours, however, will have to be made 
to effect that recovery. 

The following table shows the total imports of machinery, 
together with the shares of the countries named :— 


md. 1008. Price 4d. 


Countries of Competitive. Non-competitive, —— Totals. ——. 
origin. 1918. 1919. 1918. 1919. 1918. 1919. 
£ & & & £ 2 
United Kingdom 222,767 440,76 — — 222,767 440,476 
Australia e. 82,976 85,8444 — — 82,976 88, 844 
Canada. 34,183 39,656 — — 34,183 39,656 
United states... 463,909 812,972 — — 163,909 812.972 
J. pan es 39,010 52,538 — — 39,010 52,653 
Other countries. 58, 248 91,375 — 58,248 94,375 


Totals =... $01,153 1,222,976 — — 901,153 1,525,976 
The following table is interesting as showing the proportion 
of the total imports from each of the above countries in the 
two years under review :— 1918 1919 
Countries of origin. Percent, Рег cent. 


United Kingdom . jan pud 24.7 iod 28.9 
Australia bs d iu zs 9.2 5.6 
Canada 7 SP - Pi 3.5 . 2.6 
United. States М ы be 51.5 , 53.3 
Japan " " к said 4.3 i 3.5 
Other Countries ... Y р. 6.5 ; 6.1 

100.0 . 100.0 


The share of the United Kingdom in this important class 
declined. in 1918 to its lowest point since. the pre-war year, 
but a slight increase was experienced. in 1919. The share of 
the United States, which has gradually increased during the 
past five years, accounted, in 1918 and 1919, for about 50 
per cent. of the total trade in this class. 

Approximately half of the total nnports from the United 
Kingdom and the United States in 1919 consisted of ' elec- 
trical machinery ' and “ agricultural machinery and mate- 
rals." Under the former heading the share of the United 
Kingdom increased from £71,116 in 1018 to £175,130 in 1919, 
while the share of the United States increased from £195 3x4 
in 1915 to £208,577 in 1919. Although, as the above figures 
show, the bulk of this trade emanated from America in the 
case of electrical machinery," it may be mentioned that the 
large proportion of “insulated cable and wire " imported 
during 1919 came from the United Kingdom, the value of 
imports from the United Kingdom being £60,959, and from 
the United States 48.746. Imports of this nature from Japan, 
during. the same year, amounted to £39,554. Many of the 
goods which have been introduced since the war have been 
unsatisfactory, and some of the methods of foreign competitors 
have been unacceptable. Many of the goods which have been 
imported from other sources have, however, proved satis- 
factory, and even in the case of goods which. were originally 
unsatisfactory considerable Improvement has been shown: 
in short, the channel of trade to New Zealand has suffered 
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by diversion in certain respects, with the result that the 
United Kingdoin's position on the market is not as strong as it 
formerly was. On the other hand, the preference of New 
Zealand buyers for British goods, if it has changed at all, has 
strengthened. It will not be sufticient, however, to rely on 
the strengthening of this preference for British goods to 
effect an entire recovery of British trade with New Zealand. 
Prior to the war, for reasons stated, active organisation in 
this market on the part of British manufacturers was probably 
not as necessary as it was in the case of foreign firms. The 
position during the war changed so materially, however, that 
it is thought a very active organisation will now be necessary 
if United Kingdom manufacturers are to recover ground which 
has been lost. There are indications that many manufacturers 
at home are fully realising this necessity, and it is to be hoped 
that before very long they will be able to carry their ideas 
into practice. 

The greatest need will be found to be a 


Active more active personal touch with the mar- 
Organisation ket. There may not be any reason why 
Needed. the main channels of trade should be 


altered, but that manufacturers should be 
in a position to have first-hand knowledge of conditions, and 
also to have representing them agents whose prime interest 
is to sell the goods of particular firms. In some trades buyers 
will naturally revert to British sources of supply as soon as 
they find that their demands can be met. In others, it is 
feared that new sources of supply discovered since the war 
will retain their hold unless active steps are taken by British 
manufacturers to reintroduce their goods. "There is a third 
class of goods, that 15, goods now manufactured in the United 
Kingdom on a greater scale, which were practically unknown 
ip New Zealand prior to the war, on behalf of which even 
greater activities will be required if foreign goods, strongly es- 
tabiished there prior to the war. are to be removed from their 
pre-eminent position. It is Mr. Dalton's belief that the 
accredited agent of the manufacturer working on commission, 
provides the best means of introducing goods. In view of the 
changes which have taken place during the war, he is more 
than ever convinced that personal representation of manu- 
facturers is necessary. 

e sees no reason why the system of having accredited 
representatives of manufacturers should not be carried on side 
bY side with the system of shipping through London houses. 
This method of shipping to New Zealand has been a common 
one for a great many years, and it is a method which has 
been in the main entirely satisfactory. 


Agents of British manufacturers, during 

Encouragement the last few years, have been working 

of Agents. under very great difficulties, and it is ques- 
tionable whether their difficulties are now 
any less than they have been. It says a great deal for many 
of the agents in that country that during the war, and since 
ше war, they have remained loyal, in the main, to their 
ritish principals. Opportunities have by no means been 
wanting by which agents could have taken up goods of 
foreign manufacture, and could have made very considerable 
profits, and H.M. Trade Commissioner has been surprised at 
the number of cases in which agents have refused to take 
advantage of such opportunities, preferring to wait until their 
British. principals have been in a position to give delivery of 
goods. Manufacturers are urged to realise the position and, 
in future, to reciprocate in their treatment of their agents 
for the loyalty which those agents have shown during a very 
difficult period. 

In cases where agents are personally known to their prin- 
cipals there has been an understanding of the actual position, 
but in many cases agents are unknown, except by correspond- 
ence, to their principals. In those cases there is, in the minds 
of the manufacturers, a feeling that the agent has only his 
own purpose to serve in carrying their goods, and they fail 
to realise that he is the employé of the manufacturer, serving, 
at the same time, his own ends and those of his principal. 
There are numbers of cases in which agents have toured the 
whole of the Dominion soliciting business and have received 
large orders, of which probably only one-tenth were actually 
accepted. While it 1s admitted that this state of affairs must 
he unavoidable under present conditions, it should be clear 
in the minds of manufacturers that the agent has been in- 
curring as much expense in time and trouble as would have 
been necessary in pre-war years in return for a verv small 
percentage of the commission which he would formerly have 
received. In some cases the agent's journev through New 
Zealand has been carried out at an actual loss by the agent. 
At the present time it may not matter much to manufacturers 
whether they receive large orders fron New Zealand or not, 
but when the time of depression comes it will matter to them 
very considerablv that their agents, during the war period, 
have maintained an interest in their goods. Complaints there 
on this subject have been very many, and it has been very 
difficult to convince agents that the difficulties to be met 
with at home by manufacturers were so great that in a 


considerable number of cases no better treatment could have. 


been given. | 
Mr. Dalton has found a lack of informa- 
Want of . tion in the Dominion regarding home 
Propaganda. manufacturing developments, and he pleads 
| for a more active dissemination of up-to- 

date catalogues. Reg 


-rm 


The most serious .matter which British trade has to deal 
with in the New Zealand market is the fear in the minds of 
importers and agents that they are not being treated fairly 
by British firms on the question of delivery. A feeling exists 
that advantage is being taken of New,Zealand's patriotism 
in respect of her purchases, to the detriment of her importers: 
Some very active propaganda work is necessary in this con- 
nection. Although New Zealand mav not really believe that 
British firms are neglecting her market with’ the idea that 
the patriotic preference for British goods will always be an 
assurance for recovery of trade there when the demands of 
other markets fall, undoubtedly a feeling of irritation and un- 
certainty exists, which ought to be removed. > 

In connection with the important elec- 

Public Works. trical schemes, particulars of which have 
from time to time appeared in these 
columns, it is interesting to note that although American 
firms had practically a monopoly of the electrical work of the 
Dominion during the war and were able to consolidate their 
position. to a very important extent, it seems not at all 
unlikely that British firms will secure а very large part of 
the contracts for the big works which are forthcoming. Signs 
have not been wanting of a very much increased interest in 
this market on the part of British electrical firms. One firm 
has already established a New Zealand company, and another 
firm has recently sent out an important representative to’ 
examine conditions on the spot very fully. There is room 
for a good deal of optimism, therefore, in this branch of the 
business in which British firms have not previously been as 
prominent as they might have been. In addition to the 
electrical works in the North Island, a fairly large scheme is 
proposed in Southland, further extensions to the Lake Cole- 
ridge scheme are mooted, and it is also proposed to electrify 
the Otira railway tunnel. The carrying out of all these works 
will necessitate the supply of a good deal of piant, and the 
conclusion of the schemes will create a large market for small 
motors and other electric appliances. . 

The new Public Works Minister has been very actively 
engaged during the last few months carefully examining the 
general needs of the country, particularly with regard tọ roads 
and railways. He has also stated that the Government will 
carry out an active policy for meeting, as rapidly as possible. 
the transport needs of the Dominion, dealing first with those 
works which are most urgently needed irrespective of other 
considerations. Side by side with this development there 
must be a continuous active publie works policy. The topo- 
graphy of the country is such that no extensive developinent 
can take place without extensive engineering work being 
involved. This being so, it is highly important that British 
engineering firms should closely watch the progress of events 
in this Dominion. zh Я 

In addition to the works which are in the hands of the 
Government, proposals are also on foot on the part of the 
Harbour Boards and the municipal authorities for extensive 
works of various kinds.. „ ёз 


THE BRITISH ELECTRICAL AND ALLIED 
INDUSTRIES . RESEARCH. ASSOCIATION. 


THE Electrical Research Committee, formed by the Institution 
of Electrical Engineers and the British Electrical and Allied 
Manufacturers’ Association, which for three years was re- 
sponsible for the co-operative research instituted by those 
bodies, has now completed arrangements with the Research 
Department and with the British Electrical and Allied Manu- 
facturers’ Association, and is incorporated as a Research 
Association under the Department of Scientific and Industrial 
Research. 

The Association has a guaranteed. minimum income of 
£16.000 per annum for five years, of which one half is con- 
tributed by the Government, which has undertaken to con- 
tribute pound for pound against further subscriptions from 
manufacturers, up to twice the above figure, which would 
give an income of £32,000 from tuese sources alone. 

The Association has obtained wide powers to promote 
research and other scientific work, in universities, laboratories, 
workshops, and elsewhere. and to obtain the co-operation of 
persons and bodies interested directly or indirectly. Whilst 
the work already undertaken has been confined to problems 
urgently requiring investigation, the Association should be 
able by its position to render valuable service to the com- 
munity in the collection and dissemination of technical data, 
and in other like ways. 

The character of the work already undertaken gives some 
indication of the wide field which may be covered. There 
are included problems of primary importance to manufac- 
turers, such as a comprehensive investigation into compoaite 
and fibrous insulating materials, porcelain, and mica, and 
inquiries into particular classes of apparatus, such as mining 
switchgear. The present programme includes also investiga- 
tions of primary interest to the user, such as research on 
sludging in insulating oils, the preparation of data. for stan- 
dard specifications for the purchase of these and other insulat- 
ing materials, and a research on the beating of buried cables. 
which should furnish data of the first importance to engineers 
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engaged in electric power distribution. А preliminary report 
on this las& mentioned research is about to be discussed at 
meetings of the Institution of Electrical Engineers in all parts 
of the country. Prior to the initiation of the work now 
under review, there was no provision for undertaking costly 
researches of primary importance to the user as distinguished 
from the manufacturer. Work of this character has long 
been urgently required by power supply engineers, consulting 
engineers, and large users of electric power. 

Close co-operation has been established with the British 
Engineering Standards Association and the National Physical 
Leboratory, and about a hundred experts, drawn from the 
universities, Government departments, manufacturers' organi- 
sations, and elsewhere, are assisting through the committees 
of the Association. 

Members are being enrolled as follows :— 

Ordinary Members.—Members of manufacturers’ associa- 
tions, joining the Research Association under agreements 
made with the manufacturers' associations. 

Trade Members.—British manufacturers not able to enter 
as members of manufacturers’ associations, joining in their 
individual capacity on payment of an entrance fee of £50. 

Associate Members.—British subjects, representative of 
capital, management, science, or skilled labpur, likely to 
assist in furthering the objects of the Association. | 

Honorary Members.—Elected for special reasons. 

It is hoped to pool the larger portion of the research work 
of the Association, but special provision is made for conduct- 
ing researches for groups of members in cases where a group 
of members desires to secure the results to itself. In such 
a case the cost is borne by the group, but the group secures 
the benefit of the Government contribution. Private researches 
for individual members may be carried out at their sole cost. 

Associate members will pay & small annual subscription. 
in return for which they will be given certain facilities for 
obtaining technical data, the loan of recent technical works, 
co-operation with other workers, and, as the scheme develops, 
all other facilities obtainable only through a central organisa- 
tion. 

The management is vested in the Council, which is elected 
in the usual manner, save that powers are given to the In- 
stitution of Electrical Engineers to nominate a certain number 
of members. The present membership is as follows :— 

Nominated by the Institution of Electrical Engineers.—Mr. 
C. H. Wordingham, C.B.E. (chairman), Mr. Ll. B. Atkinson, 
Dr. C. C. Garrard, Messrs. J. 8. Highfield, C. C. Paterson, 
O.B.E., Roger T. Smith, and C. P. Sparks, C.B.E. 

Nominated by the British Electrica! and Allied Manufac- 
turers’ Association.—Messrs. D. N. Dunlop, A. Б. Everest, 
A. P. M. Fleming, C.B.E., E. 8. New, W. О. Smith, E. B. 
Vignoles, and А. D. Williamson. 

Nominated by the Department of Scientific and Industrial 
Hob eres EROS W. H. Eccles and Sir J. E. Petavel, F.R.S., 

Arrangements are in hand for rapidly extending the pro- 
gramme of research and the various other activities of the 
Association. Communications should be addressed to Mr. 
E. B. Wedmore, 19, Tothill Street, Westminster, S. W. 1, the 
Secretary and Director of Research, who will welcome inquiries 
and suggestions. 


THE RAPID SUBMERSIBLE SHIP-CLEANER. 


IN the early spring of 1914 we mentioned а new apparatus 
designed to clean ships' hulls, without the necessity for dry 
docking them, which was introduced from Melbourne, and 
demonstrated in this country. later in the same year (May 
20th) we published some technical details and illustrations 
of the device. 

Although retaining many features of its original design. 
the apparatus has been recently developed and improved, as 
was shown by a preliminary trial of the plant on the hul 
of the s.s. Australia, of the British India Line, at the 
Millwall Dock last month. By the courtesy of the Rapid 
Submersible Ship Cleaner Co., Ltd., a large party of naval 
attachés, engineers, and others witnessed a second demonstra- 
tion of the apparatus which took place on the 7th. inst. at the 
Surrey Conunercia] Docks of the Port of London. 

The complete plant comprises a steel boat, the Kapid T. 
which is divided into three main compartments by bulkheads. 
The forward compartment is arranged as a cabin for the crew, 
complete with berths, and all necessities for their. comfort. 
[he amidship portion of the vessel is occupied by the wineh 
and controlling gear for operating the submersible electrical 
scrubbing machine, and the after part of the vessel forms the 
engine room, Where an engine drives an electric generator, and 
also provides the power for propelling the boat. The whole 
installation is very compact, and the vessel is equipped with 
ee light throughout, including clusters for working at 
night. 

The electrical scrubbing apparatus consists of a steel franie 
to which a 12-B. f. p. submersible electric motor is bolted. This 
frame also carries the scrubbing brush which is circular in 
section, and 5 ft. long: it is made of coirfibre and brushes of 
varving degrees of stiffness can be used according to the 
condition of the vessel operated on. The brush is revolved br 


the motor through suitable gearing; the motor also drives 
а bronze propeller which is situated at the rear of the brush, 
thus when the complete machine is lowered into the water at 
the side of a ship and the power switched on, the circular 
brush revolves and is pressed firmly to the side of the vessel 
by the thrust of the propeller. The whole machine is then 
lowered to the required depth and raised, brushing as it 
descends and rises, a strip 5 ft. wide on the side of the ship. 
When the brush emerges the boat carrying the cleaning gear 
is moved 4 ft. and the operation is repeated, until the whole 
length of the vessel has been scrubbed. 

The scrubbing machine is raised and lowered by a specially 
designed electrically-driven winch with barrels for the stecl 
suspension wires and electric cable. The whole is simply 
controlled by one operator stationed near the boat’s side. 
The scrubber is capable, it is claimed, of removing any de- 
seription of marine growth from the immersed part of a 
vessel, and will do so without removing or injuring the paint 
on the vessel. If necessary, of course, a special scrubber can 
be used, and the whole of the vessel can be scaled of marine 
Arowths, paint, rust, &c., and left perfectly smooth and clean 
ready for repainting; thus the lengthy and costly operation 
of hand sealing is obviated. 

The plant is capable, it is said, of cleaning a steamer of from 
seven to eight thousand tons deadweight in about eight hours. 
The cleaning operation can be done whilst the vessel is taking 
or discharging cargo, waiting at the buovs, o rat any other 
time, without in any way inconveniencing the usual working 
of the ship. The boats carrying the cleaning gear are self- 
р. резер and able to be quickly transferred from place to 
place. 

The power plant comprises one four-cylinder paraffin engine 
developing 45 B.H.P. at about 1,000 R. P. M. The engine is fitted 
with forced lubrication to all bearings and the ignition is by 
high-tension magneto. A centrifugal governor prevents the 
speed varying more than 8 to 4 per cent. from full to no load. 
The engine is direct coupled to а weatherproof electric gene- 
rator of the revolving-field, D.c. exciter armature pattern, de- 
veloping an output of 22 K.v.a. at 100 volts, 50 periods, 3-phase, 
when running at 1,000 R.P.M. The machine supplies the cur- 
rent for the submersible brush motor and the electric winch. 
The brushing gear consists of one of the Submersible Motor 
Co.'s 12 B. H.P. motors running at 1,420 r.p.m. The motor 
shaft at the fore end is connected to a mild steel worm driv- 
ing в phosphor-bronze worm wheel, which in turn drives the 
brush through steel sprocket wheels and roller chains. The 
current is conducted through a C.T.S. three-core submersible 
cable, and an oil immersed auto transformer starter is provided. 

The winch for raising and lowering the brushing gear is 
driven by a slip-ring, 760 R.P.M., totally-enclosed motor of 
44 B. H. P. continuous rating, and capable of delivering 6 B. H. p. 
for short periods, driving the winch barrels through a totally- 
enclosed worm gear. 

An indicator dial is fitted to the winch which indicates tho 
depth of the brush below the surface of the water. 

The switchgear for the motors is of the three-pole ironclad, 
watertight type, fitted within easy reach of the operator. 
The switchboard is mounted on an iron frame, efficiently 
earthed, and fitted in the engine room of the vessel. The cables 
аге three-core, lead-covered between the switchboard and alter- 
nator, and all wiring in exposed positions is well protected. 

The boat was built by Messrs. Tom ‘Taylor & Sons; the oil 
engine is of the well-known Aster marine type. The alternator 
and the submersible and winch motors were manufactured 
und erected by Messrs. Submersible Motors, Ltd., and the 
winch and its fittings by Messrs. Hammond & Champness; the 
switchboard, wiring. and electric lighting installation were 
carried out by Mr. F. Н. Wheeler. 


The German Lamp Industry.—As the danger has ariren 
that glass works in the district of Lausitz may pass into 
foreign ownership, and thus threaten the interests of the 
makers of glow lamps. the Berlin A.E.G. and the Siemens 
and Halske Co. have decided to make an offer for the absorp- 
tion of the glass undertakings of the United Lausitz Glass 
Works Co., of Berlin and. Weisswasser, D.L., which turn out 
unportant intermediate products for the manufacture of glow 
lamps. It is proposed to connect the latter's departments with 
the Osram Co. in so far as they are of importance for the 
construction of glow lamps, whilst the remainder of the pro- 
perty will be jointly taken over by the A.E.G. and Siemens 
and Halske Co. 


New Ore Conversion Process, — A Norweigan firm 
A/S Norsk Staal (Elektrisk-Gas-Rednktion). says the Journal 
of the Royal Societv of Arts, established during the war. a 
xeneral process for reducing tungsten acid into tungsten powder 
and molybdenum sulphide into metallic molybdenum. It 
claims, according to Commerce Reports, that the final product ~ 
which are in the form of small tablets. are of the most superior 
quahty, being completely free from sulphur. carbon, or oxygen. 
It also savs that the price for converting the ores into metal 
is lower than by anv other method known by it. [t is at 
present projecting a plant for the reduction of tungstic acid in 
порах Tha firm is located at Dronningensgt, 92. Christiania, 

orway. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatus, which will be published 
if considered of sufficient interest, | 


Domestic Electrical Appliances. 


We recently paid a visit to the showrooms of the 
Western Electric Co., Ltd., at 60-62, Finsbury Pave- 
ment, E.C.2, where a number of domestic electrical 
appliances manufactured by the firm were shown us 
and demonstrated. The washing machine, which is 
made at the firm’s Hawthorn factory, Canada, possesses a 
number of features leading to ease and safety of operation. 
This washer has a light but substantial body of copper or 
galvanised iron with a dull grey finish. The cylinder in which 


FIG. 1.—WESTERN ELECTRIC SUCTION SWEEPER. 


the articles to be washed are placed, is of smooth-grained 
wood. This cylinder is reversed at each 64 revolutions by 
an ingenious bar and pin device to ensure thorough cleansing. 
The motor is of about à H.P., and a slipping clutch is provided 
on a shaft working at right angles to the motor shaft to act 
in case of overloading or obstruction. All moving parts are 
entirely enclosed, preventing danger to the operator or to 
children, and the motor is rendered immune from trouble 
due to the entry of water by the provision of a splash-proof 
cover. The wringer is fitted with a neutral and two-direction 
control, and can be swivelled through an angle of 90 deg. 


fitted and upon the other is a worm reducin 


t gear, which 
drives the brush shaft (fig. 1). This enables the brushes to 
be driven at a moderate speed, although the fan is revolving 
very quickly to give a high vacuum. A small mechanical 
switch is fitted which enables the brushes to be switched on or 
off at will. The auziliary suction tube is fitted in a very 
simple manner, merely involving the removal of a plate which 
is kept in position over the suction orifice by a small spring- 
wire clip, and slipping in the tube connection and replacing 
the clip. The working of the sweeper is practically noiseless, 
the motor being efficiently lubricated and the pinion driving 
the brushes being of rawhide. A vacuum of over 19 in. can 
be obtained with the fan running at 9,000 в.р.м., while the 
brush gear is driven at 1,600 R. P.. The Western Electric 
sewing machine was also seen. А positive drive is imparted 
to the wheel of the machine by a small motor through a 
rubber cone. The motor is controlled by a pedal switch. 


А Pulpit Lighting Fitting. 


The usual methods adopted for the lighting of pulpits, &c., 
result in a constant glare either in the speaker's eyes or in 
those of his hearers. The Classic pulpit, lectern or desk 
fitting has been designed by the Ists ELECTRICAL Co., 57, 


Fic. 2.— THE CLASSIC ' Punprr FITTING. 


Albert Road, Aston, Birmingham, to remedy this. As will 
be seen from the illustration (fig. 2) this is ап unobtrusive 
device which confines the light to a small area by means of 
a cylindrical reflector. This reflector is about 2 in. in dia- 
meter and from 10 to 18 in. long. The shade is adjustable, 
and it is possible to raise the whole fitting from a height of 
li in. to 64 in. by means of the screws at the sides. The 
fitting is strongly made in brass, with jointed feet to suit the 
slope of any desk. | 
A Portable Rail Grinder. 


Mr. R. HuMrHniES, tramway engineer to the Birmingham 
and Midland Tramways Joint Committee, has designed and 
constructed a portable apparatus for grinding the rail head 
after arc welding dished joints. 


Fias. 3 AND 4.—A PoRTABLE RAIL GRINDER. 


away from the washer. А -pulley is provided on the motor 
shaft in order that the motor may provide a belt drive to 
any other apparatus when the washing machine is not in use. 

The Western Electric vacuum sweeper is provided with a 
shaft on which brushes are fitted in various positions. The 
motor is fixed horizontally so that it is possible to use both 
ends of the armature shaft. On one end the suction fan is 


Fig. 3 shows the grinder in operation with a screw adjust- 
ment (1) to the grinding wheel. The travel is given (2) by 
means of a short bar inserted in holes in the periphery of the 
rear wheel, and as the adjusting screw (1) is round headed 
and goes into the rail groove a very satisfactory and steady 


cut can be obtained. | | e 
Fig. 4 shows the grinder being run along the rail from joint 
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to joint. X pole and hook is provided for trolley wire con- 
nection, the frame of the machine and rail giving the negative 


return. 
The Bissell Suction Cleaner. 


The Bissell electric suction cleaner is not new; it has been 
working actively for a period of over eight years in the 
U.S.A., it being a product of the Bissell Motor Co., of 
Toledo, Ohio, but it Is a newcomer to this country, being 
imported by Messrs. M. K. CoorkR & Co., of 15-21, Chapel 
Walks, South Castle Street, Liverpool. The machine, as 
will be seen from fig. 5, is larger than, and differs in design 
from, the familiar tvpe of domestic cleaner. We recently 
had an opportunity of seeing the machine in operation under 
ordinary conditions, and the claims made for it appear to 
be borne out in fact. The machine is supplied complete 


Fic. 5.—BKISSELL ayurCiRiG SUCTION CLEANER. 


with various tools and attachments; it is compact, portable, 
and efficient in operation. Because the operator uses only a 
light aluminium tool on a fibre tube and a light hose the 
Bissell cleaner is not only easy to operate, but easy to operate 
carefully. The 4-н.р. motor, running at 8.000 n. F. ., draws 
80 cu. ft. of air through the tool at a velocity of over a mile 
per minute, thus making it un easy matter to remove even 
such things as tin tacks and nails from a carpet. As will 
be seen from the illustration, the cleaner is mounted on 
three wheels, which are fitted with ball bearings, so that it 
will run round as the user moves about quite easily. The 
machine may aiso be used for power purposes, provision 
having been made for attaching to the motor shaft such 
attachments as grinding and polishing wheels, &c. 


NBW PATENTS APPLIED FOR, 1920. 
NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Skrros-Josrs. О`Оки. АХО 
Sterness, Chartered Patent Agents, 285, High Holborn, London, М.С, I. 


33,566. “ Emergency brake and. switch for motor. vehicles," T. A. Carter. 
November 27th. 

33.070. '* Electrical communication." D. G. 
(U.S.. December 4th, 1919.) 

33,626. ** Electric wiring systems." II. V. 
M. J. Railing. November 29th. 

33.6 8. Electric meters.“ British Thomson-Houston Co. (General. Electric 
Coo and General Electric Co. November 29th, 

23.649. “ Motor. control systems.“ British. Thomsoa-Houston Co. (General 
Electric Co.) and General Fleetrie Co. November 29th, 

8.662. Spark plugs.“ Champion Ignition Co. November 29th, (United 
Stites, December 26th, 1919. 

3.8.63. Spark plugs." Champion Ignition Co. November 29th. (United 
rores, April JOth.) | 

9.684. Spring contacts for electric fuse carriers, Ac.“ W. Т. 
Tel graph. Works Co. and W. S. Wakefield. November 24th. 

т ems “Sparking plugs." C. XN. Cook (Frieg» and F. Frieg. November 
wth, 

за 743. Ө 
gh. 

33.513. '' Dznamo-clectric machine © W. R. Cooper. November 20th. 

3. 70%. "Sistems for controlling eleetrie motors," G. H. Fletcher and 
Metropolitan-Vickers Electrical Co. November 30th. 

.. 700. Electric lamp fittings," X. A. Barron. November 30th. 

.J. 40. Electrice switches." G. Comboni. November 30th. | "ES 


MeCaa. November 27th. 


Owen, F. G. Quance, and 


Henley s 


А. D four. 


Electi eemechanie il utilisation of tides.“ November 


33.806. “ Electric arc welding, &c., and electrodes therefor." C. J. Holslag. 
November Jüth. 

33,531. “© Motor, control." Igranic Electric Co. (Cutler-Hammer Manufac- 
turing Co.). November 30th. 

33.832. Hlectro- magnetic relays." Cutler-Hammer Manufacturing Co. and 
Igranic Electric Co. (Cutler-Hammer Manufacturing Co.). November 30th. 

33.433. '' Motor controllers." Cutler-Hammer Manufacturing Co. and 
lyranic. Electric Со. (Cutler-Hammer Manufacturing Co.). November 30th. 

33.889. Burglar, &c., alarm systems.” S. G. Adams. November 30th. 

33,846. “ Electrically operated door latch control and annunciator device.” 
N. Fienberp and W. L. Wakeham. November 30th. 

33.849. Determining direction of propagation of electro-magnetic waves." 
J. Erskine-Murray and J. Robinson. November 30th. 

33,853. '' Wireless electrical signalling." H. S. Mills and H. Wade (Mills). 
November 30th. | 

33.87 4. Electric. resistance welding." R. F. Woodburn. December Ist. 

33,878. "'' Sparking plug." A. Ramsay. December Ist. 

33,897. Electric. light | fi.tnys." L. Callender and T. L. Callender. 
December Ist. 

33,903. * Fuses for clectric circuits." G. Turnock. December Ist. 

33,933. ‘ Telephone systems.“ Automatic Telephone Manufacturing Co.. 
December Ist. (C. S., December 3rd, 1919.) 

33,941. ©“ Electric soldering . irons." - F. Holden.. December Ist. 

33.942. Methods of protecting transformers." British Thomson-Houston 
Co. and Н. S. Holbrook. December Ist. 

43951. *'' Electrically controlled signal operating mechanism for railways, 
&. Compagnie Générale Signalisation & McKenzie, Holland, апа Westing- 
house Power Signal Co. (Compagnie Générale de Signalisation). December Ist. 

33,953, '* Incandescent: gas or electric lamps, &c." E. J. Shaw. Decem- 
ber 1м. : 

33.955. Employment il retroactively-coupled thermionic tubes, &c." S. 
Brydon. December Ist. : 

33.900. '' Electrical transformers." — Metropotitan-Vickers Electrical Co. 
(Westinghouse Electric & Manufacturing Со.) and Westinghouse Electric and 
Manufacturing Co, December Ist. 


33.966. Electro-plating metallic bodies." J. S. Groff. December Ist. 
33,994. '' Electric switches.” C. A. Damey. December Ist. 

34.017. Wireless directi M-finding apparatus." R. Widdington. Decem- 
ber 1м. 


34,019. ‘Sparking plugs." H. Burton. December 2nd. 
34.022. Electric signal system." H. E. Beswick and T. Gaskell. Decem- 
ber 2nd. 


34.028. '' Electric torch or hand lamp, с." F. J. Lilliecrap. Decem- 
ber 2nd. 

34.033. Electrical ceiling rose and connector box." W. Bull. December 
2nd. 

31.039. Sparking plug." P. Marshall and W. A. Stirling. December 2nd. 


34,040. '' Speed regulation of induction motors." E. Kohn. December 2nd. 
(Germany, December 20th, 1919.) | 

34,041. '' Electric relays for telephone systems." Automatic Electric Co. 
and Automatic Telephone Manufacturing Co. (Automatic Electric Co.). Decem- 
ber 2nd. 

34.042. '' Telephone systems.’ 
P. N. Roseby. December 2nd. 

34,068. '' Sparking plugs." J. E. Barrows and W. J. Spicer. December 
2nd. 

34.02. “ Electric lighting systems for motor cycles, &с.' C. J. Boswell. 
December 2nd. 

34. 100. Protective apparatus for ring mains or line sections in which 
direction of electrical energy varices." — Siemens-Schuckertwerke. , December 
2nd. (Germany, December And, 1919.) i : 

34.108. '' Incandescent electric bulb. lamps." W. B. Ellis. December 2nd. 


Automatic Telephone Manufacturing Co. and 


* 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the specifications will be 
printed and abridged, and all subsequent proceedings will be taken. 


1919. 


16.763. Limit switch mechanism for cranes, lifts, and the like.” Ran- 
somes & Rapier and R. S. Lewis. July 4th, 1919. (153,623.) 

17.066. Electric. motor control systems.“ British Thomson-Houston Co. 
(General Electric Co.). July 8th, 1919. (153.626.) 

19.327. Electric switches.“ J. B. Tucker and J. H. Tucker & Co. 
August 6th, 1919. (153,643) | 

19,404. “Electric switches." M. Compare. August 6th, 1919. (133,651 .) 

19,636. “ Electric heating units." British Thomson-Houston Co. (General 
Electric Co.). August 9th, 1919. (153,661.) ; { 

19.799. Electric signalling systems specially applicable to multiple carrier 
current: systems.” Western Electric Co. (Western Electric Co.). August 12th, 
1919. (153,672.) 

20.052. Wireless receiving systems.“ 
1919. (153,681.) 

20,197. Electrical batteries.“ W. T. Coulson and Optalyte, Ltd. August 
16:1, 1919.( 153,687.) 

20.284. Controlling apparatus for electrically operated hoisting mechanism 
and the like." British Thomson-Houston Co. and R. D. Given. August 18th, 
1919. (153.689.) 

20.288. Wireless reception apparatus." J. Robinson. A. К. Macrorie, 
G. P. Grenfell, and H. Morris-Airey. August 18th, 1919. (153,690.) 

20,380. “ Machine for popping corn by electric heat." С. Tattersall. 
August 19th, 1919. (153,693.) 

20,662. *'' Electric hoisting or winding apparatus." British Thomson-Hous- 
ton Co. (Compagnie Francaise Thomson-Houston). August 22nd, 1919. 
(153,700.) 

20,688. '' Heating elements for electric furnaces.” E. L. Smalley. August 
92nd. 1919. (153,701.) 

22.091. “ Control devices for electrically-driven lifts, cranes, winches, and 
like apparatus for dealing with variable loads." A. West & Co and V. 
Breeze. September Rth, 1919. (153.723.) 

96,859. * Electrical contact makers for F. McLoughlin. 
November Ist, 1919. (153.765.) 

27.871. Carriers for electric storage batteries," J. C. Blake and W. 
McNaught. November lith, 1919. 153.775.) 

29.954. '' Electric switches.“ IJ. Calvete. December Ist, 1919. (153,787.) 


1520. 


1. 8. Spurking plugs and methods of making the same." British 
Thomson-Houston Co. (General Electric Co.). January 16th, . 1920. (159,808.) 

1.5289. ' Electric distributing switches." L. E. Hodges. January 17th, 
1920. (153.5869 ) 

1,92. ‘Spark plugs for internal combustion motors," J. O. Brock. 
March Oth, 1916. (138.108. 

4.260. °° Electric Switches.“ J. M. Vavre. March 20th, 1919. (140,379 

64/000. * Rotary clectric hand drills." Siemens-Schuckertwerke. June 26th, 
1914. (139,521) 

6.106. ** Printing telegraph systems, Western Electrie Co. (Western Elec- 
tric Co.. February 28th. 1920. (153,822) 

18.039. Telephone systems. ™ Western Electric Co. june Sth, 1919. 
(144.264) ` "m 

14.592. Variabla clectrie condensers.” . W. [senthal. 
7119. (Divided application on 8.628, 1917.) (153.858. 

22.237. '' Electrical discharge gap apparatus." Metropolitan-Vickers Elec- 
trical Co. August loth, 1919. (Addition to 123,064.) (149.618.) 

22,238. “ Electrical discharge Lap apparatus." Netropolitan-Vickers Elec» 
trical Co. August oth, 1919. (149,619:) 7 


J. Scott-Taggart. August 14th, 


magnetos.“ 
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THE HEATING OF 


WE desire to take the earliest opportunity of offering our 


BURIED CABLES. 


„congratulations to the British Electrical and Allied In- 


dustries Research Association on the promptitude with 
which it has issued a Preliminary Report‘on this sub- 
ject, and to the Institution of Electrical Engineers for 
the facilities which it has-afforded for the circulation 
and discussion of it. While the Report only purports to 
be of a preliminary nature, it contains much matter of 
value both to the manufacturers and to the users of 
power cables. The inclusion of this Report in the 
Journal of the I.E.E. will do much to remove the 
reproach that the Journal contains only a very small 
number of contributions dealing with cables, while the 
quality of the Report and the programme of outstanding 
work permit us to draw the conclusion that the final 
Report will be of an epoch-making character. 

The present publication will do much to let the world 
know that British engineers are not lagging behind their 
confréres in America and elsewhere in their determina- 
tion to increase the sum of knowledge regarding power 
cables. Already, for any given set of conditions of in- 
tended working, it is possible to indicate closely the per- 
formance: which may be expected from any cable or 
group of cables, and it seems probable that during the 
next two or three vears all the factors will be known 
which will enable engineers to take account of all the 
chief variables. 

These variable conditions in connection with cable 
work tend to make the designing and installation of a 
cable network and transmission system an occupation for 
an expert. It is being realised that the old rule-of-thumb 
methods must go. The sums to be invested in cables 
during the next 10 years are so large that it is impera- 
tive, in the best interests of the electricity supply in- 


‘dustry, that the closest consideration of the expert should 


be given to all new cable lay-outs, and, fortunately, these 
experts exist and are quite well known. We were much 
impressed with a remark in the discussion to the effect 
that the progress of the research had been delayed 
through lack of funds, among a variety of reasons. We 
venture to express the hope that the interest of cable 
users and of the Electricity Commissioners will be so 
much stimulated by the Report and by the need for 
pressing on with the remaining investigations that funds 
in abundance will be forthcoming. 15.16 too much to 
hope that the Councils of the I.M.E.A. and of the 
I. A. E. P. C. will spontaneously suggest to their con- 
stituents the advisability of offering effective help to the 
B.E.A.I.R.A. for this investigation 

The attendance at the London meeting was so sparse 
that we can only assume that cable users are satisfied 
with the producte of the British cable makers, and with 
the composition of the strong and representative Соп“. 
mittee which has this investigation in hand. This view 
is supported by the absence of any serious criticisms— - 
other than constructive ones. Їп our view, therefore, the 
Conimittee may feel assured that it carries the confi- 
dence of the whole industry in the difficult and valuable 
work which it has undertaken and which must take a few 
vears still to complete. Haying regard to the immense 
sums to be laid out in cables in every country, we would. 
strongly игре the Committee and the Association to press. 
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forward the remainder, of the work with all possible 
speed, and to issue, as early as possible, a further 
interim Report dealing with the important subject of the 
dielectric losses in modern 3-core cables for 20,000 and 
30,000 volts. Allied to this is the problem of the use of 
single-core cables for extra-high-pressure А.С. work, and 
we trust that the terms of reference to the Committee 
may be extended to cover an investigation of this matter. 


THE case of the North Metropolitan 


Relief from Electric Power Supply Company v. 
Onerous Mayor of Stoke Newington, which is 
Contract. reported elsewhere in this issue, in- 


volved & point of great importance 
to supply companies which have found it difficult 
to perform contracts entered into before the war. 
In the year 1917 an Act was passed by which in the case 
of a contract entered into before January Ist, 1917, if 
the Court is satisfied that owing to the alteration of trade 
conditions occasioned by the war the contract cannot be 
enforced according to its terms without serious hardship, 
the Court may, after considering all the circumstances of 
the case and the position of all parties to the contract 
.and any offer which may have been made by any party 
for & variation of the contract, suspend or annul, or, 
with the consent of the parties, amend the contract on 
such terms as the Court may think fit. 

The facts of the case were very simple. Under contracts 
made in 1904, 1906, and 1911 the plaintiff company were 
bound to supply electricity in bulk to the Borough of 
Stoke Newington. They sought relief on the ground 
that owing to the war they could not supply on the agreed 
terms except at a heavy loss. It was shown that coal had 
risen from 17s. 6d. a ton in 1914 to 58s. 104d. a ton at 
the present time, and that the wages of engine drivers 
had risen from 74d. an hour in 1914 to over 2s. an 
hour. Mr. Justice Lawrence pointed out that the 
plaintiffs had to satisfy him that there had been an 
alteration in trade conditions affecting the supply of eleo 
trical energy; that such alteration was caused by the 
war, and that by reason of such alteration the enforce- 
ment of the agreement or agreements sought to have. 
annulled would cause serious hardship. Не found all 
three points in favour of the plaintiff company, and it is 
interesting to notice that the fact that the alteration of 
trade conditions was caused by the war was proved to his 
satisfaction, not by the plaintiffs, but by an affidavit filed: 
on behalf of the defendants! On the question of serious 
hardship he accepted figures put forward by the company 
which showed an annual loss of £2,622 at the present 
time. Having regard to the figures given for 1914, the 
company were entitled to expect to be making a profit 
instead of a loss in 1920, and they were making a loss, 
although the demand in 1919 was nearly double what it 
was in 1914. In these circumstances he felt justified in 
exercising the power conferred upon him by the legis- 
lature and directed that the contracts should be annulled. 

believe, he said, ‘‘ that this is the first occasion on 
which the legislature has conferred such an arbitrary 
power upon the Court. . It must, however, be remem- 
bered that this power is an emergency power conferred 
only because of the great dislocation of almost all com- 
mercial: transactions caused by the greatest war in which 
England has ever been engaged." It appears from the 
report of his Lordship's judgment that certain offers had 
been made by the defendants, but it is apparent that- 
they were not, in his opinion, such as the plaintiffs were 
bound to accept.. While Mr. Justice Lawrence was cer-. 
tainly correct in saying that this was the first case of its 
kind, it should be remenibered that for a long time 
County Court judges have been exercising an arbitrary 
jurisdiction in setting aside contracts between landlord 
and tenant. 

The case under review will serve as a useful reminder 
of the fact that electrical energy is a commodity 
which is costly to produce; that production has been 
rendered more expensive by rises in the price of coal and 


large increases in wages, and that electric supply com- 
panies are not philanthropic institutions. While it is 
probable that this case will lead to applications of a 
similar nature, Mr. Justice Lawrence was careful to 
point out that each case must be decided on its own facts. 
At the same time, those who hold any supply company 
bound by a contract entered into before the year 1917 
should give the most careful consideration to any sugges- 
tion which may be made by the company to relieve them 
of some of the burden. As regards the relations between 
companies and individual consumers, it is probable that 
the principles underlying this Judgment can have no 
application, because the vast majority of such contracts 
are of comparatively short duration, and there are 
few now current which were entered into prior to Janu- 
ary, 1917. 


Wer congratulate the Ministry of 
Transport, or the Electricity Commis- 
sioners, or whoever was responsible for 
the reception of the Press on Tuesday 
last week, when the Parliamentary 
Secretary of the Ministry of Transport explained the 
situation as regards the old and new Electricity Bills. 
lt was an excellent idea, and calculated to be of great 
help all round, especially to the lay Press. It is no 
casy matter to get the purport and incidence of a Bill 
from a hasty reading, and to fit it into proper relation- 
ship with existing legislation. Technical Bills especially 
may easily give rise to misconception. But no one 
could listen to Mr. Neal's ten minutes' explanation of 
the new Bill without having a perfectly clear idea of 
the whole affair ; and when, in addition, full opportunity 
was given for questions to be asked, the situation was 
surely an ideal one for the journalist. On that occasion 
indeed, there was almost a pontifical impressiveness in 
the array of ministerial Olympians genially condescend- 
ing to the interrogations of the humble pressman. The 
quintessence of electrotechnical wisdom was ‘‘ on tap.’’ 
So, if the purport of the new Bill was not reflected accu- 
rately in the Press, it was not the fault of the Ministry 
or the Electricity Commissioners. 

The present Bill, which had been on the Order Paper 
all this year, has been withdrawn, and its place is taken 
by a new Bill, of which the chief object is to confer upon 
the Joint Electricity Authorities the necessary powers 
to enable them to raise the capital they require. Until 
such financial clauses are made law, the Electricity 
Commissioners cannot make the orders establishing the 
Authorities. The Electricity Commissioners have now 
done everything possible to assist in the formation of 
such authorities, so it is up to the undertakers in the 
various areas to take full advantage of these legislative 
powers. As we have previously remarked, the hetero- 
geneous composition of such Authorities does not favour 
their speedy establishment. Whether wiser counsels will 
now prevail, and the old rivalries and insensate jealou- 
sies between the various local authorities and others 
be abandoned in the common interest, remains to be 
seen. If the Commissioners do succeed in welding 
together these hitherto intractable elements in the 
various distriets delimited, the feat will certainly re- 
flet the greatest credit on their administration and 
powers of conciliation. 

So much for the main feature of the Bill. To existing 
undertakings individually there is granted a very wel- 
come concession with regard to the intervals at which 
{һеу may apply for a revision. of their maximum 
charges. At present this is every five years; the new 
Bill reduces this period to three years. Further, com- 
panies which have not hitherto come under the clause 
governing such powers of revision will now be brought 
in. and local authorities will also rank par? passu with 
the companies with regard to all such privileges (which 
is not the case under the present electric lighting law). 

These provisions. together with others calculated to 
facilitate the relief and reconstruction of the electricity 
supplv industry, are wholly desirable, and we trust that 
the Bill will be carried through at the earliest possible 
opportunity. 


The New 
Electricity 
Supply Bill. 
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estate is the small Millburn, which from 
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THE INSHES HYDRO-ELECTRIC INSTALLATION. 


An Interesting 50-kw. Water-Power Scheme. 


Тнв possibilities of harnessing the water-power of small 
streams in Scotland were exemplified at a pleasant ceremony 
on October 2nd last, when the hydro-electric plant 
described below was successfully inaugurated. Incidentally, 
the scheme shows what can be done in this direction at a 
moderate cost, and it may be pointed out that it is unique 
inasmuch as there is no other similar plant in this country 


Fic. 1.—Р1РЕ LINE AND OVERHEAD TRANSMISSION LINES, 
InsHES HYDRO-ELECTRIC SCHEME. 


which feeds surplus energy into a town’s public supply net- 
work. Small as the supply from this source is, it bas 
proved, as explained below, of considerable vajge to the 
burgh electricity supply undertaking, and has been the 
means of effecting considerable economies in the working 
of the undertaking ; this feature of the 
scheme is of considerable significance. азы; 

Early last year the estate of Inshee, © 
which lies about 2} miles to the south- ( 
west of Inverness, Scotland, was purchased 
by a well-known Highlander, Mr. К. L. 
MacKintosh, who ordered extensive addi- 
tions to the Mansion House of Ineli:s, © 
and wished to introduce electric lighting 
and power. Mr. MacKintosh ргороєед, 
if poasible, to install an electrical plant 
which would be useful to his neighbours 
as well as to bimself, and investigations 
were accordingly made into the possibili- 
ties of utilising water power on the 
estate. | 

Rising in the moorland above the 
600-ft. contour line on the south of the 


its source to its out-fall into the sea is 
only about 24 miles in length, but many 
years ago it had no fewer than six mills 
on its banks. The mills were all operated 


trer Rev 


. by water wheels, four of them of the 
overshot type, giving a combined total 


output of about 40 Н.Р. At the present 
day only one of the wheels remains in use, but near the 
mouth of the burn is a small turbine of about 8 H.P. at the 


. Millburn Distillery. The burn is fed from springs, and 


the flow is very regular, readings taken over six months 


- of last year giving an average of 120 cb. ft. per minute, 


the minimum being 90 cb. ft. 


It was decided to utilise the burn to ite fullest poesible 
extent and to feed the surplus energy, after the require- 
ments of Inshes House and the other houses on the hillside 
had been met, into the local town underground cable net- 
work, 1} miles distant (as shown in fig. 1). It was esti- 
mated that surplus energy up to а maximum of 20 Kw. 
could be absorbed in this network, and the plant installed 
жав, therefore, of such a capacity as to utilise the maximum 
flow of the burn. 

The scheme comprises а pipe-line, a view of which, 
looking towards the power house, is shown in fig. 8, of 
12-in. cast-iron pipes, 1,640 yards in length (which was 
constructed during the winter season so as not to interfere 
with agricultural work), a gross head of 820 ft. being 
obtained at the power house, where is installed a“ Turgo ” 
impulse turbine by Messrs. Gilkes & Oo., of Kendal. This 
machine, fig. 2, on a net head of 310 ft. and taking 
96 cb. ft. of water per minute, gives 84 B. H. P., the loss due 
to friction head being then only 9°7 ft.; taking 224 cb. ft. 
pet minute, it will give 88:3 H.P., the loss due to friction 

ead then being 53 ft. The turbine is fitted with a sensi- 
tive shaft governor, а slipper deflector, and а spear regu- 
lating nozzle; the regulating nozzle is adjusted by hand 
во as to utilise all the water available in the burn, there 
being no storage. The pipe-line intake is shown in fig. 4. 

Coupled to either side of the turbine is а compound- 
wound protected type generator, each being of 22-K w. 
capacity at 250 volte, and to the shafts of these machines 
are attached two line boosters capable of dealing with the 
whole output of the generators. The boosters are shunt- 
wound and hand-regulated, the speed of the set being 
950 R.P.M. The generators and boosters were made by 


| Messrs. Electromotors, Ltd. 


On the switchboard, by Messrs. Whipp & Bourne, is 
mounted only the minimum number of instrumenta, and 
very simple switchgear. It is fitted with a change-over 
switch, so that if the turbiue is stopped for cleaning, the 
local circuits can be fed from the town network. The 
whole of the plant is housed in a neat power house of brick 
with a pavilion roof of slate, the internal dimensions being 
only 24 ft. x 12 ft. (fig. 5). 

Between the power house and the town network is a pole 


Еа. 2.—TURBO-GENEBATORS AND BOOSTERS. 


line, the terminal poles of which are illustrated Jin 
figs. 5 and 6, 1} miles in length, carrying two 0°1 вд. in. 
outer conductors, with two No. 6 neutral wires. The 
current on this line can be given a boost of 90 volts, if 
necessary. Running alongside of the hill in a weaterly direc- 
tion is another pole line conveying the supply to Inshes House, 
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1,000 yards distant, with ап extension of 200 yards of 
underground cable across the park, and a further 400 yards 
of pole line to Castle Hill House. 

At Inshes House the lighting installation consists of 
about 150 30-watt lamps, and there are connections: for a 
number of heating points for intermittent use (the. house 
being kept warm ша central heating system), & cooker 


in the kitchen, & hot plate in the dining-room, and a ` 


washing machine and irons in the laundry. — 

At Castle Hill the lighting installation consists of about 
70 80-watt lamps, and there are connections for a few 
heating points, a washing machine, and irons. At this 
house there is also an 8-H.P. motor to drive the farm 
machinery. 

Eastwards from the power house there is a pole line 600 
yards in length to the Parks of Inshes farmhouse and 


Fig. 8.—PIPE-LINE. 


the farm buildings. Here the lighting of. the house and 
farm buildings consists of about 10 0 80-watt lamps. There 
are also connections for a numberrof heating points in the 
house, and the farm machinery is d iven bya 10-H.P. motor. 
This line is being extended to supply another private 
house and farmhouse and farm buildings, about half a mile 
distant. 

The plant has now been in operation for two months, and 
has in every way fulfilled expectations. The 
machinery runs constantly night and day, 
and ів visited once daily by ап atten- 
dant from the local electricity works. It 
has been stopped for a few minutes once a 
week, so that the governor can be lubricated. 
The supply from the scheme has enabled the local 
electricity works to dispense with a Sunday 
morning shift of two men, and it has also 
reduced the running hours of the steam plant 
by at least one hour per day, it being possible to 
etart up half-an-hour later in the morning, and 
shut down at least half-an-hour earlier at night. 

The scheme was prepared and carried out by 
Mr. E. J. Williams, manager for Scotland for 
Messrs. Edmundson's Electricity Corporation, 
Ltd., who have 37 branches throughout Great 
Britain, and who have in hand а number of 
other hydro-electric installations in the north 
of Scotland—evidence that the high cost of 
coal and oil is at last directing attention 
to the value of water- power in Britain. 
Th: North of Scotland Electric Light and 
Power Co., Ltd., cf which .Mr. Williams is also manager, 
is the company which purchases the surplus energy from 
the 1nshes scheme. 


Electric Heating and Cooking in France.—French 
manufacturers of electric heating and cooking apparatus have 
formed themselves into a syndicate, with a board of management 
and Paris offices, their object being not only the defence of their 
professional interests, but the development, by common action, of 
the use of electricity for heating and cooking, for which a wide 
field is foreseen with the growing multiplication of hydro-electric 
central stations throughout France. Experience obtained abroad, 
they aver, shows that these appliances and processes are now 

absolutely dependable. 


Еа. 4.—PiPE-LINE INTAKE. 


Fic. 5.—POWER House AND 
TERMINAL POLE. 


A SYMPOSIUM ON ELECTROPLATING. | 


DISCUSSION AT SHEFFIELD BEFORE THB FARADAY SOCIETY AND THE 
INSTITUTE OF METALS. 


On March 19th the Faraday Society and the Sheffield section 
of the Institute of Metals met jointly in the Mappin Hall of 
the University to receive and discuss a series of papers dealing 
with some of the problems that confront qr r interest the.electro- 
plater. Conferences of this kind have frequently been held 
in America, but this is probably the first meeting of its kind 


in this country, where 1t must be confessed electroplating is 


often carried out by men who have no scientific understanding 
of their art, and by methods frequently so inefficient that they 
would have been discarded a generation ago in many another 
branch of electrotechnics. Apart, therefore, from the direct 
value of the papers and discussions, and these were by no 
means inconsiderable, the meeting should be productive of 
even more indirect benefit by the stimulus it has undoubtedly 
given to a deeper regard for the scientific aspects of an in- 
dustry so little addicted to open debate, 
and in which so much useless and indeed 
mischievous secrecy and reticence still 
reside—always a symptom, be it noted, 
not of knowledge, but of ignorance. 

In the afternoon session papers 
dealing with electroplating generally 
were brought forward. Prof. C. H. 
Descu presided over this session. In the 
evening, when Mr. E. A. SMITH was in 
the chair, discussion was entirely de- 
voted to silver plating, an industry 
which is largely centred in the city of 
Sheffield. 

ELECTROPLATING. 

Dr. LESLIE AITCHISON opened the pro- 
ceedings of Part I with a general paper 
discussing how electroplating is and can 
be applied for the prevention of corro- 
sion. The protection of iron and steel 
against rust was the matter chiefly dealt 
with, and it was shown that the protec- 

| tive coating must not only itself be 

able to resist attack by oxygen and moisture, weak 
acids, and electrolytes, but must be mechanically impervious 
to the passage of these agents. Leaving aside paints and 
varnishes, by far the most important metallic protective 
coatings are tin and zinc applied hot, in tinplate and gal- 
vanised iron. Nevertheless, electroplating has manifold ad- 
vantages in special cases, particularly where application must 
be made in the cold so as not to injure the base article, and 
we find, therefore, that where a regulated weight of deposit 
is needed, or a superior appearance desired, electro-depositing 


Fie. 6 —TERMINAL POLE WITH 
METER Box at Town NETWORK; 


is the most satisfactory method of 3 Zinc plating 
is now largely employed to protect aircraft parts, and a 
coating less than a thousandth of an inch in thickness can 
be applied so uniformly that it affords adequate resistance to 
corrosion under aircraft conditions. In such cases, apart from 
the possibility of depositing so thin a coating, only & cold 
process could be employed. for hot, tinning or galvanising 
would destroy entirely the heat treatment condition of these 
special steel aircraft parts. Other protective metals in a 
mon use for iron and steel are nickel, tin, апа copper. 

retically zinc, which is electro positive to iron, should protect 
it completely, while copper, Pa is electro negative to it. 
should accelerate corrosion of the base, for in the case.of an 
iron-zinc couple the zinc will dissolve, while with an iron- 
copper couple the iron will be attacked. Tn practice, how- 


ever, when the protective coating is pierced the iron corrodes 


whether the covering be of zinc or copper, although it cortc@es 
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much less in the former case. This curious fact is probably 
due to want of homogeneity in the iron itself, and the con- 
sequent formation of minute local couples, the action of 
which is, however, retarded by the proximity of the more 
electro-positive zinc, but accelerated by the proximity of 


copper. | | 

Closely allied to the subject. of this paper was that by Mr. 
S. FELD, A. R. C. S., on The Commercial Electrolysis of Zinc 
Sulphate Solutions. Practically all cold  galvanising is 
effected with these solutions, hence the practical importance 
of the subject. But a still more important use of zinc sulphate 
solutions is in the recovery by the wet method of zinc from 
zinc ores, a method that has recently been developed to a great 
extent in America and Tasmania, and which bids fair in the 
end to supersede the  scientifically-barbarous distillation 
method. In the wet method the leaching of the ore gives rise 
to zinc sulphate in solution, and after purification of the 
solution, the zinc is recovered by electrolysis, using a lead 
anode and an aluminium cathode. The solution may contain 
to begin with some 8 per cent. of zinc and 3 per cent. free 
sulphuric acid; as electrolysis proceeds the percentage of acid 
of course rises. Mr. Field in his paper discussed the question 
of the maximum current density it is possible to employ so 
that the efficiency shall not fall below such a point that an 
increased expenditure of energy is no longer economical. He 
also considered other factors that affect the current efficiency. 
such as the amount of zinc in solution, temperature, and im- 
purities. The latter point waß particularly emphasised, and it 
was stated that the effects of the presence in solution of a 
few parts in & million oí nickel and cobalt affect disastrously 
the mechanical properties and even the physical continuity of 
the zinc deposits. The nickel and cobalt remain in solution, 
and must be got rid of before electrolysis. The addition of 
certain colloids improves the deposit, but only temporarily. 
Traces of nickel and cobalt may increase the power consump- 
4000 from some 8,000 kilowatt-hours per ton of zinc to over 


In electro galvanising the effect of using impure anodes is 


similarly harmful. most cases the mechanical properties 
of the deposit must be of high quality; it never must flake, 
frequently it must be possible to bend the galvanised article 
without cracking or removing the deposit. In such cases the 
presence of impurities in the zinc is fatal, for such deposits are 
invariably brittle. 

Another commentary on the opening paper was that by 
Capt. W. A. ThalN, A. M. I. C. E., dealing with Applications 
of Electro Depositing in Aeronautical Engineering.“ The 
paper dealt with the use of copper only, and discussed— 

(I) The use of copper depositing as a protection against 
carburisation in case-hardening ; 

(2). Copper depositing on aero-engine cylinder surfaces to in- 
crease the thermal conductivity ; 

. (3) The building up of definite constructive units by copper 
deposition—for example, the copper water-jacket of the Beard- 
more aero-engine cylinder. 

A considerable amount of useful information relating to the 
preparation of iron and steel articles for the plating bath and 
the best conditions for getting good deposits will be found in 
the paper when it is published. Unfortunately it was not 
possible to have it in type at the meeting. | 

Mr. Byron Cann described his researches on ‘‘ Cobalt Plat- 
ing.“ and set forth the conditions he had found best for secur- 
ing good and reliable deposits. Cobalt plating as a substitute 
for nickel plating, or perhaps even steel facing, is likely to 
have a future. Some years ago some Canadian investigators 
drew attention to the extraordinarily high current densities 
that can be used in cobalt plating, thus enabling a sound 
facing deposit to be thrown down in а very few minutes. 
Later researches have confirmed this striking fact, but they 
have also made it clear that it is only under very limited con- 
ditions that the deposits are regular, sound and bright. 
Using a bath containing 44 lb. of cobalt sulphate, 5 oz. of 
boric acid, and 24 oz. of sodium chloride per gallon and work- 
ing at 34? C., current densities of 150 amps. per sq. ft. can be 
employed. Mr. Carr's work is a valuable contribution to our 
knowledge of these conditions, and is the first study of cobalt 
plating that has appeared in this country. 

A communication by Mr. W. R. Hvanrs on “ The Use of 
Colloids in the Electro-deposition of Metals '' drew attention 
to а fascinating section of electroplating that is hardly under- 
stood at all. in which such knowledge as we have is purely 
empirical, and where svstematic research is urgently called 
for. It is well known that some metals, such as lead. cannot 
be deposited: at all in a coherent form unless a colloid be in 
the solution. In other cases, such as zinc or copper deposi- 
tion, the quality of the metal mav be greatly improved. In 
some cases, such as silver, a bright instead of a dull deposit 
may be precipitated. Manv addition-salts can be made to act 
in the same wav as colloids. The phenomenon bristles with 
obscurities. In Mr. Hughes's opinion the effect of the colloid 
is to diminish the size of the crystal grain in the denosited 
metal. It is a pity that this matter was not discussed—per- 
haps it is rather a matter for the pure electrocheinists—but 
anyhow it is of value to have drawn more attention to a matter 
of which the elucidation is so desirable. | 


-ELECTRO SILVER PLATING. 


Discussion in this section was opened by Mr. W. R. 
Barctay, and it centred largely round the quality of bath that 
yields the best deposits, and the important question of current 
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density. Mr. Barclay recommended a bath containing 54 oz. 
double cyanide of silver and potassium per gallon and 34 oz. . 
free cyanide, worked at 17 to 73? C., with a current density of ^ 
about 3 amps. per sq. ft. The discussion emphasised the 
necessity for further experimental study as to the precise 
reason for the beneficial ellects—or the reverse—of such addi- 
tion agents to the ordinary double cyanide bath of salts such 
as potassium chloride, sulphate, cyanate and formate, most 
of which are found in commercial baths. A considerable : 
amount of empirical and trade knowledge exists on these- 
matters, but at present its scientific bearing is hardly under- 
8 : 
Much such information has been collected and tabulated in 
а valuable paper presented by Mr. G. B. Brook and Mr. L. 
W. Homes, entitled The Chemical Composition of Old 
Silver-plating Solutions with Observations on their Working 
Properties. It is difficult to summarise this paper because 
its chief value lies in its tabular analyses of some 60 solutions 
collected from various works in Ѕһеће!а and elsewhere, some 
of which have been in use for nearly 50 years. Side by side 
with the analyses are given the conductivities and the work- 
ing properties of these solutions. Only a practical electro- 
chemist or a skilled plater can appraise this mass of co- 
ordinated material at its true value and appreciate its useful- 
ness. At present, however, the work is incomplete, for while 
determinations have been made of the amount of silver, double 
cyanide, free cyanide, and potassium carbonate in solution, 
the authors have not yet found time to determine the rarer 
unnpurities, such as cyanates and thiocyanates. 

For the present the general conclusion reached was that the 
best solutions—as well as the most economical from the cur- 
rent consumption standpoint—were those of highest conduc- 
tivity, and that conductivity was largely a function of potas- 
sium carbonate content. Now this impurity is the very one 
chiefly found in the old solutions, resulting both from the 
impure cyanide used a generation ago and from the long- 
continued absorption of carbonic acid gas from the air. It is 


therefore the presence of carbonate that gives superiority to 


the old solutions, а result which was confirmed in Mr. 
Barclay's paper and by the independent and perhaps prior 
evidence of Brunner and his own experiments. 

The value of potassium carbonate in a silver bath in а direc- 
tion other than improving the quality of the deposit was 
brought out in Mr. FRANK Mason’s paper. A New Maximum 
Current Density in Commercial Silver Plating.” In the solu- 
tion normally used for plating, if а high current-density—say, 
exceeding 3 or 4 amperes per sq. ft.—be used the deposit is 
of a large crystalline grain, so much so that a high finish 
cannot be obtained, on account of its hardness, anyhow with- 
ouf undue expenditure of labour. If the current density 
greatly exceeds the above figures, the deposit is liable to be. 
“ burnt ” and be entirely useless. Mr. Mason has discovered 
or let us say re-discovered, so as to meet criticism on the 
score of priority—that from a solution containing more free 
cyanide than is the usual practice, and also potassium carbon- 
ate in quantities far larger than those accidentally present in 
many commercial solutions, silver can be deposited at a cur- 
rent density at least double the present rates, and that even 
so the deposit is of an exceptionally fine texture and takes a 
brilliant finish. À commercial bath containing— 


Silver Lm -. 26.14 grammes per litre 
Free cyanide .. 47.25 grammes per litre 
Potassium carbonate 165.00 grammes per litre 


was worked under ordinary conditions, but with a current 
density of 8 amps. per sq. ft., and after depositing 8.000 ozs. 
of silver the crystalline structure of the deposit and its finish 
after burnishing was found to be indistinguishable from a 
first-rate deposit made from an ordinary commercial bath. If 
substantiated by experience, and in spite of some timorous 
adverse criticism it would appear that Mr. Mason's claim is 
a valid one, the result should be of considerable import- 
ance to the electroplating industry, for i& will be possible to 
double the capacity of existing plating baths and thus almost 
halve the overhead charges on electroplating. 

: Mr. G. B. Brook read a second paper, in which he set out 
to explain a trouble common in the electroplating trade, 
namely, the occasional appearance of а peculiar cloudy effect 
upon burnished silver which is intensified by rough polishing, 
and which in that case takes the form of red patches. Mr. 
Brook ascribes this to the result of using too high a current 
density. He showed that in these circumstances individual 
silver crystals of an acicular or needle form tend to be de- 
posited. The burnishing process lays down these crystals, but 
in the interstices so left the polishing material lodges, and 
hence the reddish patches referred to. Other speakers dis- 
agreed with Mr. Brook's explanation, but their criticism did 
not seem conclusive to us, and it is of course possible that 
causes other than this mav lead to the effect described. 

The last paper on the programme was by Mr. S. FELD, and 
it described an experimental study of the deposition of gold. 
silver alloys, a subject, strange to say, which has scarcely been 
investigated previously by the electrochemist. Apart from its 
intrinsic interest, the deposition of gold-silver allovs has some 
industrial bearing. for the well-known '' green gold " deposit 
consists of one of these alloys. Mr. Field, who is a past- 
master on the subject of depositing alloys, has studied the in- 
fluence of varving conditions on the .composition of the 
deposit, which in the absence of hydrogen deposition can be 
calculated from the ratio of its total mass to that of the 
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copper deposited in a coulomb meter in the circuit. In a 
cyanide solution, which naturally was used, gold is more posi- 
tive than silver. It was found that the higher the current 
density and the more dilute the solution, the greater was the 
percentage of gold deposited. In the somewhat dilute solution 
ordinarily used for depositing '' green gold, the proportion 
of gold thrown down is almost constant at about 77 per cent. 
over a wide range of current densities. Professor DESCH 
pour out that the deposit is a solid solution of gold and 
silver. 


EXPORTS AND IMPORTS OF ELECTRICAL 
GOODS FOR NOVEMBER, 1920. 


THE official returns of our foreign electrical trade for the past 
month show very satisfactory totals, the export values of electrical 
material and machinery for November being £1,678,940, an 
increase of £357,688 over the previous month, and £293,146 more 
than the June, 1920, total of 21,385,794, the previous record 
figures. Nearly all the export items show increased values, the 
principal increase occurring in electrical machinery, £220,000, 
whilst higher export values are also recorded in electrical goods, 
4 55,000; insulated wire, £86,000 ; glow lampe, £10,000 ; batteries, 
£9,000; and meters, £10,000; electric telegraph and telephone 
material and apparatus exports fell off to the extent of £20,000, 
and carbons, £13,000. 

The electrical imports for November are lower by 847.000 than 
in the previous month, the total being $385,963 ; electrical machinery 
import totals recorded a falling-off of over £50,000, slightly 
increased values occurring in the imports of electrical goods and 
insulated wire. 

The re-exports of foreign and colonial electrical material for the 
1 at £18,546 are £4,000 less than in the previous month of 


VALUES OF ELECTRICAL EXPORTS AND IMPORTS FOR 
NOVEMBER, 1920. 


Exports, Imports.  Re-exports. 
Electrical goods and apparatus £280,941 £106,519 #8094 
(unenumerated) 
Insulated wire ... T ove 898,187 23,546 29 
Glow lamps — 8 vs 50,083 12,692 2,591 
Arc lamps and parts  ... s 3,801 5,322 22 
Batteries ... Sse 7a ane 80,657 22,518 — 
Meters  .. "is exe eee 41,059 12,704 1,340 
Oarbons ... ase axe vs 13,899 15,045 736 
Electrical machinery :— | 
Railway and tramway motors ... 2,419 — — 
Other motors and generators ... 216,198 — — 
Electrical machinery  (unenu- 261,225 142,655 3,631 
merated) 
Switchboards (not telegraph or 20,497 1,191 — 
telephone) 
Telegraph and telephone cable 
and material :— 
Telegraph and telephone wire 180,596 9,537 — 
and cable (not submarine) 
Submarine telegraph and tele- 81,609 — — 
phone cable 
Telegraph and telephone instru- 108,369 34,234 2,103 
menta and apparatus 


Totals... coe 21,678,940 385,963 £18,546 


THE BRITISH ELECTRICAL DEVELOPMENT 
ASSOCIATION (INC.). 


ANNUAL LUNCHEON, ` * 
ON Friday last, after the annual general meeting of the Elec- 
trical Development Association, the annual luncheon took 
place at the Hotel Cecil. The President, Mr. lugo Hirst, 
occupied the chair, and there was a large gathering of mem- 
bers and friends. Amongst the guests were Sir John Snell, 
Sir Harry Haward, Messrs, W. W. Lackie, A. Page, H. Booth, 
11. B. Atkinson, C. H. Wordinghain. H. H. Berry, C. O. 
Bastian, Sir T. O. Callender, Messrs, R. A. Chattock, D. N. 
Dunlop, F. Espir, S. E. Fedden, H. C. levis, €. II. Merz, 
II. Marrvatt, J. R. Orr. G. Scott Ram. —. Сашаре, Dr. А. 
Russell, Dr. К. M. Walmsley, and Ald. Walker. 

After the loval toast, the CHAIRMAN gave the toast of Elec- 
tricity, the Electricity Commissioners, and the Institution of 
Electrical Engineers.“ Reimarking that he was usually an 
optimist, he said he could not help feeling that the prospects 
of development were not at present encouraging; 1һеу were 
passing through an industrial crisis, monev was short, goods 
were short. Half the world wanted goods but could not afford 
to buy them; the other half was producing goods at a rate 
and a price for which only a limited market could be found, 
with the result that unemplovinent was rife. In a few months 
values had fallen 50 per cent., and men of substance were 
looking anxiously at the black clouds and wondering whether 
the storiu would break. However, whatever happened, the 


Ld 


world would go on, end electricity would play a large part in 
ite reconstruction. Before the war it was left to the con- 
tractor to tell the public of the advantages of electricity; that 
could not continue. Manufacturers had entered the field, and 
their collective wares should be presented to the public by а 
duly qualified association. E.D.A. could instruct the public 
in the merits of electric lamps and heating apparatus, indus- - 
trial motors, &c. He knew something of the British public; 
they would not carry the public with them if they conducted 
the propaganda on too low a plane. They must interest and 
fascinate the public, show it what a wonderful part electricity 
must play in future transport, explain how coal conservation 
and electricity went hand in hand, demonstrate the utility of 
water power, show how electricity would raise up industries in 
villages, assist agriculture, cheapen the cost of living, increase 
the yield of crops, and heal the sick. Let them appeal to the 
imagination—but they must not rely on engineers to do that ; 
they needed men like Wells and Kipling to touch the imagina- 
tion. There were other avenues for development, too; the 
Association could educate legislators, and improve the patent 
laws, which at present always worked against the patentee. 
In a recent case three judges of appeal agreed that ап inven- 
tion was meritorious, but quashed the patent on the ground 
of faulty wording. Industry was built up on patents, and 
some firms had started research departments, but meritorious 
inventions must not be sacrificed. to technicalities—the in- 
ventor must have his reward. In coupling with the toast the 
names of Sir John Snell and Mr, Ll. B. Atkinson, Mr. Hirst 
said the Electricity Commissioners had been received with 
favour by the public, and the Institution this vear had a Pre- 
sident who was not only expert in science but also a leader in 
industry. 

Sir Јонх SNELL, in reply, said the objects of the Association 
were the same as those of the Comunissioners—the develop- 
ment of electricity ; but whereas the former had complete free- 
dom, the latter were shackled by the law. "Their policy was to 
get into liaison with the important associations of the industry 
as directly as possible. They welcomed the formation of the 
Electrical Research Association. The Institution had helped 
them materially in redrafting the '' Board of Trade Regula- 
Dons," which would soon be completed. They had not yet 
had time to set up the Advisory Conumnittees, but the associa- 
tions were eflicient substitutes. Since the appointment of the 
Electricity Commissioners in May loans had been sanctioned 
for 13 millions sterling, half of which sum was devoted to big 

ower stations, such as those which had been designed by Mr. 

earce for Manchester at Barton and by Mr. Wordingham for 
Leicester. A sum of 44 millions had been applied to trans- 
mission and distribution, and 22 millions to extensions of small 
power stations, work which would not have been sanctioned 
i£ the Joint Authorities had been in existence—but it was 
unavoidable, if development was not to be brought to a stop. 
Anxious thought had been given to the question of increasing 
maximum charges for supply; all costs had gone up, and the 
pre-war charges had become inadequate. But under the 
Statutory Increase of Charges Act they were restricted to in- 
creases enabling the undertakers to pay only three-quarters of 
their former dividends, and under the Act of 1899 certain com- 
panies and all local authorities were unable to benefit. 'Those 
matters would be put right by the new Bill. The Commis- 
Fioners felt that the well-being of the smaller undertakings 
especially depended on wise decisions regarding these appli- 
cations, of which 200 had been received. Delays were caused, 
too, by the statutory necessity of publishing certain notices 
months in advance. They had provisionally determined 13 
areas, and the inquiries would begin on January llth. Not 
оп!у the local authorities but also the companies had shown 
themselves willing to enter into schemes with enthusiasm, and 
the Commissioners had been able to inform the Ministry of 
Transport that compulsory powers could be dispensed with for 
a time, to give existing undertakers full scope for voluntary 
work. If, however, the schemes were not forthcoming, they 
would have to go to Parliament with good cause, and would 
secure the powers. A few small undertakings thought they 
could do better on their own, but there was no shudow of 
doubt that development on a big scale was the right thing for 
the industrial development of this country. The new Bill 
would enable Joint Authorities to borrow and their constituents 
to lend money, would provide for the revision of maximum 
charges at intervals of three vears instead of five, апа would 
enable railway companies with surplus power to supply the 
public by consent of the authorised undertakers.  Electrifica- 
tion of the railways would be rapid when the financial situa- 
tion improved, and would carry electricity supply into areas 
not now served. General co-operation of electrical interests 
throughout the country would help industrial development; 
electricity supply was undoubtedly a key industry, and they 
looked forward to ever-increasing co-operation with this most 
important Association. 

Mr. Lu. B. ATKINSON, also replying, referred to the eloquent 
and remarkable speech of the President, which, he felt sure, 
was uttered under a passing wave of pessimism. The Institu- 
tion was one of the youngest. of its kind, but was the most 
vigorous, the largest in numbers, and the most progressive that 
ever existed. Its interests covered an immense range. and its 
mysteries fascinated the lay mind, which was fond of the 
saving ‘ Electricity is still in its infancy '—yet the public 
did not notice that Gas was іп its dotage.” They also said that 
no one knew what electricity was; in point of fact, more was 
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known about electricity than most people knew about their own 
boots. Unfortunately, there was no electrical sense, so that 
the great public knew neither the extent to which electricity 
already entered into their lives nor how much it ought to enter 
into them. It was the function of E.D.A. to tell mankind all 
about саа which for half а century had been developed 
only in a half-hearted way. It must be brought into every 
house, as it was in Amsterdam, and E.D.A. would promote a 
vigorous propaganda to that end. They had a first-class com- 
modity, and by forcing it on the consumer they would benefit 
him as well as themselves. Half the dullness, half the work, 
and half the dirt of life would be abolished if electricity were 
fully utilised. 

Mr. A. F. Berry (Chairman of E.D.A.) proposed The 
Guests," and welcomed the optimistic note of Mr. Atkinson. 
He asked the Press not to lead people to think that electricity 
was something to be afraid of. The Association had worked 
hard to spread the gospel of electricity. Mr. Gordon Selfridge 
was a good example of a man who used electricity all day and 
for everything. | 

Replying to the toast, Mr. SELFRIDGE declared that Mr. Hirst 
wa8 not really a pessimist. It was the duty of the Electrical 
Development Association to remove the conservatism that 
reigned in people's minds with regard to the necessity of using 
electricity freely in every way. Even some of the producers 
of electricity seemed to suffer from that spirit of conservatism. 
The Association would remove it by the power of publicity, 
with which, wiselv directed, anything whatever could be 
achieved. He could imagine no more delightful undertaking 
than that of exercising the imagination in bringing home to 
prone ud fact that electricity was an absolute necessity to 

em all. 


IMPORT TRADB OF AUSTRALIA. 


Tue following figures, showing the values of the imports of 
electrical and allied goods into Australia in 1918-19, are taken 
from the recently published official trade returns. For pur- 
poses of comparison the figures for 1917-18 are given, and notes 
of increases or decreases are made. Only in the case of cables 
is it possible to indicate any unit other than value. 


1917-18 1918-19 Inc. or dec. 
£ £ 


Gas and oil engines. £ 
Total x . . 100,000 141,000 + 41,000 
From United Kingdom  ... .. 12,000 95,000 + 13,000 
„ Canada КТ . 9,000 10,000 + 1,000 
„ United States 77,000 106,000 + 29,000 


Total .. 8,00 1,000 — 2,000 
From United Kingdom .. 3.000 1,000 - 2,000 
Steam turbines, economisers, auperheaters, бс. 
Total E £ 74,000 $80,000 + 60,000 
From United Kingdom 69,000 74,000 + 5,000 
„ United States 4,000 6,000 + 1,000 
Dynamo-electric machines, static transformers, induction 
coils, electric fans and parts thereof. 
Total  .. 277,000 501,000 +224,000 
From United Kingdom 75,000 182,000 +107,000 
„ United States 189,000 , 308,000 +119,000 
Regulating, starting and controlling apparatus. 
Total 58,000 93,000 + 35,000 
From United Kingdom 23,000 26,000 + 3,000 
„ Dnited States 35,000 66,000 -r 31,000 
Electric fittings, viz., switches, fuses and lightning arresters. 
Total 50.000 112,000 + 62,000 
From United Kingdom 15,000 30,000 + 15,000 
„ United States 22,000 64,000 + 42,000 
„ Japan 12,000 16,000 + 4,000 
Electric heating and cooking appliances. 
Total  ... .. 13,000 15,000 + 2,000 
From United Kingdom.. 6,000 7,000 + 1,000 
„ United States her - deme 7,000 8,000 + 1,000 
Electrical appliances, other. 
Total 233,000 421,000 7188, 000 
From United Kingdom 47,000 58,000 + 11,000 
„ United States 82.000 168,000 -r 86,000 
„ Japan 34,000 54,000 + 20,000 
„ Netherlands 68.000 140,000 + 72,000 
Telephone apparatus. | . 
Total 57,000 81,000 + 94,000 
From United Kingdom 14,000 9,000 — 5,000 
„ United States 42,000 70,000 + 28,000 
Accumulators or storage batteries. 
| Total  ... 49,000 119,000 + 70,000 
From United Kingdom 9,000 11,000 + 2,000 
„ United States 39,000 107,000 + 68,000 


1917-18 1918-19 Inc. or dec. 
£ £ £ 


Arc lamp carbone. 


Total... 10,000 19,000 + 9,000! 
From United Kingdom 3,000 1,000 — 2,000 
„ United States 3,000 17.000 + 14,000 


Arc lamps, carbon in blocks, vacuum tubes, measuring 
and recording instruments, insulating tape. 


Total 48,000 148,000 + 95,000 

From United Kingdom +... 19,000 31,000 + 12,000 

„ United States 23,000 99,000 + 76,000 
Lamps and lampware. | 

Total 114,000 176,000 -r 69,000 

From United Kingdom 27,000 25,000 — 2,000 

„ Japan .. P 19,000 27,000 + 8,000 

„ United States 61,000 108,000 + 47,000 

Cable and wire, covered. 

Total Tons 920 4,000 + 3,080 

£ 181,000 612,000 -+431,000 

From United Kingdom Tons 1 825 + 675 

£ 294,000 147,000 --123,000 

„ Canada Tons 3 450 + 447 

£ 1,000 49,000 + 48,000 

„  Jupan Tons 600 1,700 + 1,100 

£ 124,000 293,000 4 169, 000 


„ United States 


WESTERN ELECTRIC TELEGRAPH 
TELEPHONE SYSTEMS. 


AND 


(Concluded from page 778.) 


Tue uniformity of the amplifying efficiency of a Western 
Electric repeater of the latest type is well shown in fig. 5. 
Curves А,, A, and А, show typical gain characteristics, as a 
function of frequency, for three adjustments—high, medium, 
and low amplification. Miles gain’’ represents miles of 
standard cable for a frequency of 800 cycles. The curve is 
almost flat between 135 and 2,600 cycles, and its shape is 
practically the same in each case—a very important matter, 
as 10 to 90 sets may be connected in tandem. Fig. 6 shows 
the repeater element. 

The demonstration was designed to show the two chief 


FREQUENCY — CYCLES PER SECONO 


Fic. 5.—TypicaL TELEPHONE REPEATER TRANSMISSION 
* CHARACTERISTICS. 


types of repeater and terminal equipment involved in long 
trunk cable and aerial systems, i.e., the 22-type (2element, 
9.way repeater for 2-wire use) and the 4-wire equipment. 
Artificial lines were used which attenuated the transmission 
by amounts corresponding to average practice in the spacing 
of each type of repeater. АКА | 
The 2-wire repeaters were of the 22-type, similar in design 
to those which have recently been installed on a non-loaded 
aerial No. 8 B. W. G. (435 lb. per mile or 4.2 mm.) line between 
New York and San Francisco. Twelve of these repeaters are 
employed on this backbone route, and of course others are 
used when the circuit is extended appreciably at either end. . 
The demonstration circuit was terminated at each end with 
a local battery set. The first section of line had an equivalent 
of five standard miles, leading to the apparatus used in a 
long-distance central office; from this there was a line, equiva- 
lent to seven standard miles, to the first repeater. Between 
the repeaters there was a line of 14 standard miles, and beyond 
the second repeater the make up óf the circuit was similar to 
that leading up to the first. The repeater seis were adjusted 
to give 19 standard miles gain each, in both directions. This 
was possible because of the good balance between line and 


ħetwork which could be obtained with artificial lines, and 


corresponded to an equivalent between testboards at the ter- 
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minals of only four miles. Higher gains might easily be 
obtained, but they would bear no particular relation to 
ractical conditions. The sets were capable of giving about. 
22 miles gain at their maximum adjustment. A figure con- 
siderably below this is usually adopted in deciding on the 
location of repeaters. 

The repeater sets were of the panel type, designed to be 
mounted in relay rack bays, as shown in fig. 7. An adjacent 
demonstration rack contained the monitoring and talking 
panel, and the signalling panel, which was specially arranged 
for the demonstration with the various kinds of equipment 
necessary to illustrate three types of signalling: 16-cycle 
relayed, 135-cycle relayed, and 135-cycle amplified. One panel 
of testing equipment was shown which included such ap- 
paratus as might be common to a large group of repeaters, 
namely, the motor panel for testing the power supply voltages 
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Fia. 6.—VaccuM ТҮРЕ TELEPHONE REPEATER ELEMENT, 
WiTHOUT Bois, AND COMPLETE 


and currents, two types of gain-measuring equipment, and 
a vibrator for supplying 135 cycles for signalling. 

Special mention should be made of the indicating type of 
gain-measuring set (fig. 3). This set will measure (with a 
suitable auxiliary speech-frequency oscillator) the actual am- 
plification introduced by a repeater set between two artificial 
lines to an accuracy of 1 mile. An amplifier-rectifier is em- 
ployed whose output is recorded on a small indicating galvano- 
meter. This amplifier-rectifier has its high impedance input 
thrown alternately across certain resistances in the input and 
output artificial lines by a quick-acting switch. The attenua- 
tion of the input artificial line is varied by adjusting dials 
controlling shunts, and when this added attenuation is 
neutralised Һу the repeater gain, the deflections in the two 


Fic. 8.—METER ТҮРЕ TRANSMISSION GAIN 
MEASURING UNIT. 


positions of the switch are equal, and the gain is read directly 
from the dial settings. Gains at any frequency from 100 to 
30,000 cycles and of any magnitude from 0 to 46 miles may 
de measured. The set may be used with either two-wire or 
four-wire repeaters. 

The four-wire repeater sets were similar in design to those 
employed in the United States for four-wire trunk cables of 
moderate length. Such cables are generally loaded with 
medium coils (.175 H.). on heavy spacing (6,000 ft.). 
Starting from the local battery set, the circuit led through 
a 2wire line of 5 standard miles equivalent, to the 4-wire 
Terminating set, with an additional loss of 3 miles. ‘This set 
served to transform the circuit from 2-wire to 4-wire, and 
also to change the local 16-cycle signalling to the 135-cycles 
used on the long-distance cable. From this, on the outgoing 
side, the line went through 15.5 standard miles equivalent to 


the input of the first one-way amplifier, which was set at- 
34 standard miles gain; then through 31 standard miles equiva- 
lent.to the. secobd -repeater, adjusted ‘to give the same- gain 
as the first. From the output of this amplifier the circuit led. 
through. 15.5 standard miles to the 4-wire terminating set at 
the far end, and finally over a short 2-wire line of 5 standard: 
miles іо a local battery set. die 
With these gain.settings the equivalent of the 4-wire circuit 
proper between the 2-wire lines was practically zero. With 
good balance against the 9-wire lines, short 4-wire circuits 
may actually be used to give a gain in transmission 
Arrangements were also provided for connecting the two 
systems in tandem, so as to talk through two 2-wire and two 
4-wire repeaters, six tubes in all. The two systems were 
switched together at the points normnlly connecting to the 
local battery sets, and on account of the long length of: line 


Fic. 7.—THROUGH-LINE VacCUM-TUBE TELEPHONE REPEATER 
.SgT (2-wike CIRCUIT). 


between the adjacent 2-wire and 4-wire repeaters the gain 
of the 2-wire sets was increased to 16 miles each. The total 
line equivalent was then 110 standard miles, and the net 
equivalent of the circuit with repeaters was reduced to about 
17 miles between subscribers’ sets. es ei 

On trunk circuits enormous economies are possible by the 
use of repeaters, and on the longest circuits commercial 
transmission would be impossible without them. On trunk 
circuits. of moderate length, commercial speech transmission 
is obtained with the aid of repeaters, on conductors having 
only a small fraction of the copper that would otherwise be 
required. With regard to the present possibilities of wire 
communication, it is stated that the repeater makes it possible 
to talk to any earth distance where land lines can’ be installed. 


Fic. 9.—THROUGH-LINE VACUUM-TUBE TELEPHONE REPEATER SET 
(ONE-HALF) FOR ONE WAY OF ONE 4-WIRE CIRCUIT OF LO ED CABLE. 


The whole of the demonstrations, both telegraph and tele 
phone, were exceedingly interesting, and the results obtained 
bore out the statements made by the engineers by whom 
they were carried out. The contrast between the faint, hardly 
audible speech over the long artificial line without amplifica- 
tion, and the strong clear speech which came through, directly 
the repeaters were switched into circuit, was very impressive. 
Perhaps the most striking observation was the fact that these 
apparatus were clearly not in the experimental stage or subject 
to rule-of-thumb methods; accurate measurement Was the 
key-note throughout, demonstrating the fact that telephone 
repeater systems had been established on a sure scientific 
basis, and that the results that would be obtained were as 
certain as the methods by which they were secured. 

We believe that the apparatus will remain installed in 
London, and can be seen on application to the company. 


ITHE WEST OF ENGLAND ELECTRICITY 
: AUTHORITY. 


WHEREAS Section 5 of the Electricity (Supply) Act, 1919, has 
enabled the Electricity Commissioners to provisionally de- 
limit thirteen electricity districts for the purposes of the. Act, 
no Joint Electricity Authority has as yet been constituted for 
any of the districts, although a number of schemes for the 
formation of such authorities have been prepared. 

The first area to be provisionally constituted a separate 


electricity district was that known as the West of England, . 


or Lower Severn, District. On January llth next the Elec- 
tricity Commissioners are to hold a local inquiry at Bristol 
with reference to the area to be included in: the proposed 
district, and to consider a scheme which has been submitted 
for effecting an improvement in the existing organisation for 
the supply of electricity in, and the formation of a Joint 
Electricity Authority for, the district. 

The scheme to be submitted for the approval of the Com- 
missioners provides that the Electricity Authority shall con- 
sist of representatives of any or all of the authorised. under- 
takers, county councils, local authorities, and such companies, 
bodies, or persons being large consumers of electricity, 
within the district. The voting rights of a local authority 
shall be retained notwithstanding the transfer of all or part 
of its undertaking or purchase rights to the Joint Authority. 
А company loses its voting rights when 1% ceases to be an 
authorised undertaker exercising rights in the district. 

If the rights to purchase the whole or part of the under- 
taking of any authorised undertaker is at any time transferred 
to the Electricity Authority, such. undertaker shall have 
voting rights as from the date of such transfer. 

The county councils shall appoint three of the members of 
the Electricity Authority and the rest of the members shall 
be appointed pro rata with the number of units of electricity 
sold per annum within the area of supply of the local autho- 
rity, company, body, or person, and shall include the units 
used by loeal authorities for street lighting, tramways, and 
dinmlar pures. 

Any two or more local authorities, companies, bodies, or 
persons шау aggregate the units so sold, and agree on the 
exercise of the voting power thus secured. ў | 

Every member of the Electricity Authority (other than a 
member appointed by the county councils) shall have one 
vote only upon any question, and members appointed by 
county councils shall have а similar vote when the council 
or councils appointing them assumes financial responsibility 
commensurate therewith. In case of an equality of votes the 
chairman shall have a second or casting vote. 

The persons first appointed members of the Electricity 
Authority. shall hold office for a period of three years from 
January Ist next following the date of the approval of this 
scheine, at the expiration of which term the voting power 
for the appointment of members shall be again ascertained, 
and the same shall be so re-ascertained every six years there- 
after. Members of the Electricity Authority may be members, 
officers, or servants of any county council, local authority, 
company, or otherwise. No person other than one who has 
his usual place of residence or place of business within the 
district shall be appointed a member. All members shall hold 
office for a period of three years. Ten members shall con- 
stitute а quorum at any meeting of the Electricity Authority. 

The Electricity Authority shall have, and may exercise, all 
powers and duties as are or may be conferred upon a Joint 
Authority by the Electricity (Supply) Acts, 1882 to 1919 (2), 
and may, with the consent of the Electricity Commissioners, 
borrow money for any purpose, which monev, and the interest 
thereon, shall be a first charge either оп the whole or part 
of the property, real and personal, which is vested in the 
Electricity Authority at the time at which the money is 
borrowed, or op the revenues of the Electricity Authority. 
The Electricity Commissioners may, for the purpose of en- 
abling the Electricity Authority to raise money, authorise the 
Electricity Authority to issue stock bearing interest. The 
Electricity Authority may, instead of borrowing money on 
mortgage or issuing stock, issue and renew bills and bonds. 

The total amount of any such bills outstanding at апу one 
time shall not in the aggregate exceed the sum of one million 
pounds, except by the amount pavable on bills issued shortly 
before any other bills fall due in order to pay off those bills. 

The Electricity Authority may obtain temporary loans, pro- 
vided that the total amount so advanced and outstanding at 
any one time shall not exceed one million pounds ог such 
larger suni not exceeding two niillion pounds as the Electricity 
Commissioners may sanction. | 

For the purpose of defraving expenditure on capital account 
the Electricity Authority may, instead of raising monevs. 
employ anv monevs for the time being standing to the credit 
of any sinking or redemption funds established under this 
scheme. No such moneys shall be so employed unless pro- 
vision js made for securing that anv deficiency (including 
loss of interest) occasioned in any such fund bv reason of so 
emploving such monevs shall be made good at the date (if 
any) on which suth monevs are required for the purpose in 
respect of which thev were originally provided. 

+ Апу authorised undertaker whose area of supply is whollv 
or partly within the district of, and any authority. company, 
or person receiving or intending to receive a supply: of elec- 
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tricity from, and the council of апу county or borough ог 
county district, wholly or partly within the district of the 
Electricity Authority, shall have power to give financial assist- 
ance in any form to the Electricity Authority on such terms, 
including the payment of consideration for the assistance, 
given, and subject to such conditjons as the authority, com- 
pany or person giving such financial assistance thinks fit. 
Provided tbat in the case of the council of а county or borough 
or county district, whether.or not the council is an authorised 
undertaker or receives or intends to receive а supply of elec- 
tricity from the authority, such powers as aforesaid shall not, 
be exercised without the consent of the Minister of Health. 
The Electricity Authority may at any time enter into an 
agreement for the immediate surrender or transfer of any 
right vested in any local authority (including a county council) 
to purchase the whole or part..of an undertaking; the terms 
of such agreement shall be subject to the approval of the 
Commissioners. : ; Ж 
If the Electricity Authority is satisfied that its receipts 
on revenue account in any year are likely. to be insufficient 
to meet the charges payable out of revenue the deficiency 
shall be apportioned amongst the county councils, local autho- 
rities, companies, bodies, or persons entitled to appoint repre- 
sentatives upon the Electricity Authority in proportion to 
their voting power. . | | 
The Electricity Authority shall consist of 30 members, 
rovided that the number shall not be altered unless agreed 
y а specia] resolution carried by а majority consisting of at 
least two-thirds of the members of the Electricity Authority 
having voting power, and shall be subject to the approval 
of the Commissioners. The chairman may be paid such 
remuneration for his services as the Electricity Authority may 
determine, and shall (if the Electricity Authority by resolu- 
tion also so determines) be deemed to be an officer of the 
Electricity Authority entitled to the receipt of a pension or 
gratuity on retirement. The Electricity Authority may ap. 
point officers and servants, and they shall be paid salaries 
and remuneration, and on retirement pensions or gratuities, 
as the Electricity Authority may determine, and any expenses 
incurred by the Electricity Authority in the exercise and 
performance of its powers and duties may be defrayed out 
of the fund established under Section 98 of the Electricity 
(Supply) Act, 1919. The Electricity Authority may delegate 
with or without restriction to committees of the authority 
any of the powers or duties conferred upon it, and may pay 
out of the revenues of the authority travelling and subsistence 
expenses of members of the authority, and reasonable com- 
pensation for loss of remunerative time. | 
In this scheme the schedule to the Electric Lighting 
(Clauses) Act, 1599, shall be incorporated subject to certain 
exceptions and modifications. | 
The prices charged for electricity shall be fixed by the 
Electricity Authority and subject to the approval of the Elec- 
tricity Commissioners. The voting power for the appointment 
of members of the Electricity Authority other than members 
appointed by county councils shall be one vote for every 
50,000 units of electricity sold per annum up to 500,000 units 
(ten votes); then one vote for every 55,556 units sold up to 
1.000,000 (19 votes); then one vote for every. 62,500 units 
sold up to 1,500.000 (27 votes); then one vote for every 71,498 
units up to 2,000,000 (84 votes); then one vote for every 
83,334 units sold up to 2,500,000 (40 votes), and for each 
additional 100,000 units one additional vote, provided that no 
single body or pooled votes shall be entitled at any time to 
exercise voting power in excess of 45 per cent. of the votes 
held by all other bodies. 


i 


LEGAL. 


AN ELECTRICITY SUPPLY CONTRACT. APPLICATION TO ANNUL. 


IN the Chancery Division, on December 16th, Mr. Justice 
P. О. LAwRENCE delivered his considered judgment upon the 
application of the North Metropolitan Electric Power Supply 
Co., Ltd., for an order annulling four agreements for the 
supply of electric power to the Stoke Newington Corporation. 
The case was reported in our issues of November 26th and 
December 10th. 

The agreements, said his Lordship, were dated December, 
1904, January, 1906. March, 1908, and October, 1911; three 
had to be considered, that of 1908 being immaterial so far as 
regarded the question at issue. The agreements might be 
determined by the Corporation, but the compsny had no 
power to determine them. The company alleged that they 
were now making a heavy loss instead of a profit. and that 


'the agreements could not be enforced without serious hard- 


ship fo them. They further alleged that this loss had been 
brought about owing to the alteration of trading conditions 
occasioned by the war, and they asked that.the agreements 


be annulled. The company had proved that the price of coal 


and wages had risen, and thev contended that these rises 


made it impossible for them to manufacture the energy except 
at a heavv loss, and that this constituted an alteration of 
-trade conditions within the meaning of Section 1. Sub-section 
J. of the Courts Emergency Powers Асі, 1919. The Corpora- 


tion did not dispute that the rise had taken place, but they 
f E 
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denied that it came within the meaning of the section. His 
Lordship held that the rise in the cost of coal and wages had 
brought about an alteration in the trading conditions under 
which the company manufactured апа supplied electrical 
energy. | 

The next question was whether this alteration had been 
occasioned by the war, and he was assisted in that by the 
evidence of Mr. Gilbert Stone, on behalf of the Corporation, 
who had proved that the rise in the price of coal was occa- 
sioned by the war. But Mr. Jenkins, for the Corporation, had 
argued that although the rise might have been caused by war 
conditions, yet these obstacles had all been removed, and the 
price of coal and lubour was still on the up grade; it could 
not, therefore, be said that the alteration of trading con- 
ditions was due to the war. There again the affidavit of Mr. 
Stone afforded the answer, viz., that the purchasing power 
of the pound had fallen owing to the war, and that this was 
really the main cause for the demand for higher wages and 
for the high prices. In his Lordship's opinion the deprecia- 
tion in the purchasing value of money and the alteration of 
trading conditions which the country was now experiencing 
was caused by the war within the meaning of the section. 
The third question was whether, owing to the above, the 
agreements in question could be enforced without serious 
hardship on the company. His conclusion was that although 
there was great force in the Corporation's contention that 
Mr. Murray had placed the actual annual loss of the company 
at too high a figure, yet the only practical way in which the 
company could ascertain whether the manufacture and supply 
of a given quantity of electricity to their customers was being 
carried on at a profit or loss was by attributing to the energy 
supplied to those customers the proper proportion of the 
total cost. If the company were to be held bound by the 
agreements he held that they could only supply the energy 
at a heavy annual lose. 


Mr. Jenkins's contention that the scale of charges agreed. 


to by the company was the result of cutting the price owing 
to competition, that the price was deliberately fixed by the 
company at such a low figure, and as a result the company 
were inevitably bound to suffer a loss, and that any hardship 
in this respect was not caused by an alteration of trading 
conditions, but by the company having agreed to too low 
charges was not borne out by the evidence, which also 
showed that Mr. Murray was right in ignoring the cost of 
the Hackney supply in calculating the cost. 

In his Lordship's judgment, the heavy pecuniary loss of 
the company in carrying out the terms of the agreements, 
which agreements they were unable to determine, amounted 
to a serious hardsbip within the meaning of the section, and, 
therefore, the Court had the jurisdiction to annul the agree- 
ments in question. He proceeded to consider whether the 
Court ought to exercise that jurisdiction in the present case, 
but he could not help feeling much einbarassed by having 
to exercise so arbitrary a power. It was an emergency power 
conferred owing to the great dislocation in commercial trans- 
actions caused by the war, and it was obvious that under 
tne jurisdiction thus conferred it would be highly inexpedient 
to lay down any general principles upon which the Court 
shouid act in all cases; he did not intend to do апу such 
thing. The parties not having agreed to the agreements 
being amended, the question was whether the Court should 
annui the whole of them. Having come to the above con- 
clusion, he conceived it to be in accordance with the spirit 
of the section that the Court should annul the agreements 
unless the circumstances of the case, or the position of the 
parties, should afford. some good reason to the contrary, or 
unless the company were proved to be unreasonable in not 
accepting the offer of the Corporation to vary the agreements. 
Both parties were public bodies; and the Corporation were 
under а statutory obligation to supply sufficient electricity 
to customers, and the minimum price they were authorised to 
charge was fixed. The charge thev made had, generally 
speaking, remained unaltered during the war—although in 
most of the other metropolitan. boroughs there had been а 
large increase— and it was still much below the price that 
iney were entitled to charge. On the annulment of the agree- 
ments the Corporation would be entitled to demand from 
the company, and the company would be bound to give, a 
sufficient supply at a price to be fixed; there was, therefore, 
no question of the Corporation being left at the mercy of 
the company. 

Turning to the position of the company, his Lordship said 
that the fegislature had recognised that the undertaking 
was one of public and local advantage, and had conferred 
large powers on them, but it had also imposed on them 
certain obligations. He doubted whether, in considering the 
hardship on the company if the agreements remained in 
force, he ought to tuke into consideration any profits derived 
irom other sources. The supply of electricity was a matter 


of public and local importance, and it was essential that the 


company should be able to earn sufficient profits to induce 
investors to take up capital in the concern, otherwise the 
campany would soon ‘find itself in difficulties. Judged from 
that standpoint it apneared to him that during the last two 
“ears the profits of the company had reached a dangerously 
*ow level, and any contract’ which was to decrease those 
.profits must necessarily -jeopardise the position of the com- 
„рапу. He was of opinion that the Corporation's contention 
on that head failed, * | | 5 * 


Tbere remained to be considered the company's offer, made 
on February 19th, 1919, to vary the agreements by inserting 
a coal clause, which provided for a variation in the rate 
of charge per unit in accordance with the rise or fall in 
tue price of coal. That ofler had never been withdrawn up 
to the present time, but the Corporation had not accepted it, 
nor had they commented on it in any way, and at the 
hearing it was definitely declined by Mr. Jenkins. On the 
evidénce before him he did not think that the company was 
unreasonable in refusing the counter offer that was made, 
viz., & payment of £372 per annum, being half of the deficit 
oi £744, which would be inadequate. 

l'inally, his conclusion was that the company had made out 
a case for the annulment of the agreements in question. 
There would be an order to the effect that the agreements 
be annulled as from the date of that order, but if the Cor- 
poration desired it he would stay the operation of the order 
to give them the opportunity of taking the case to the Court 
of Appeal. If they decided not to do so he would stay the 
order so that they could have an opportunity of obtaining 
a supply elsewhere if they thought it desirable. As regarded 
the costs of the application, the attitude taken up by the 
Corporation was not unreasonable. Ав a public body it was 
“ме duty to look after the interests of the ratepayers and 
consumers; relief ought to be granted only on the condition 
of the company paying the costs of this application, and he 
made an order accordingly. Не stayed the operation of the 
order until the first day of the Easter sittings, the Corporation 
undertaking to pay on the basis of the coal clause in the 
meantime. 


WHAT IS A REASONABLE PROFIT? 


Berore Mr. Justice Acton, in the King's Bench Division, on 
Tuesday last week, the Electrical Contracts and Maintenance 
Co., Ltd., of Tothill Street, Westminster, were plaintiffs in 
an action against Mr. O. P. Davies, proprietor of the Hotel 
Somerset, Orchard Street, W. Plaintiffs sought to recover 
£141 19s. 4d., balance of account for work done at Hotel 
Quebec, Bryanston Street, W. 

Mr. Croom-Johnson was counsel for the plaintiffs, and Mr. 
Hawke, K.C., and Mr. Bray appeared for the defendant. 

Mr. CRooM-JOHNSON said that the point to be decided was 
what vas the true construction of the contract, and whether 
a certain charge which had been made for establishment 
charges and profit was either within the terms of the contract, 
or, otherwise, fair and reasonable. 

Mr. J. J. LEXLAND NEWLANDS, a director of the plaintiff 
company, said the work related to the installation of electric 
light and bells, and the charges were in accordance with 
plaintiffs’ usual scale. | 

Mr. 1,ЕОХАН G. Tate, secretarv of the National Electrical 
Contractors’ Trading Association, gave evidence, stating that 
he considered the addition of 15 per cent. for establishment 
charges and 25 per cent. for profit fair and reasonable. 

Mr. F. C. GiBBONs, accountant, said he had audited the 
accounts of the plaintiff. company, and the establishment 
charges for the year ending December 3186, 1918, amounted 
to 43 per cent. Cross- examined, witness said that during 
1918 plaintiffs were unable to do suflicient trade to clear 
establishment charges. 

Мг. Hawke submitted that a profit of 10 per cent., plus 
10 per cent., Was a generous one in substantial undertakings. 

Mr. Jonn D. Scott, architect, of Bedford Row, who super- 
vised the work on behalf of the defendants, suid that at the 
time of the contract an ample percentage would have been 
between 5 and 10. 

His LonbsHiP described the case as a lamentable one— 
lamentable because the amount involved was entirely out 
of pronortion to the labour, ingenuitv, and expense lavished 
upon it. He had come to the conclusion that 15 per cent. 
was a reasonable charge for establishment charges and that 
25 per cent. was a reasonable profit in work of this kind. 
He accordingly entered judgment for the plaintiffs for £44 5s., 
judgment having already been given for £92. 


THErT BY FINDING. 

Simon Park, 26, an electrician, was charged on remand at 
the Guildhall. on December 14th, with stealing by finding a 
Bank of England note for £100. The defendant admitted he 
had found the note and had made no effort to trace the owner. 
His father had made restitution, and he was bound over in 
£50 to come up for conviction if called upon within the 
coming six months. The £100 note was lost in February 
last, and Park was arrested at the Bank of England on the 
4th inst., when he attempted to cash it-—The Times. 


Additional Factory Iuspectors.— The Home Secretary 
is abont to appoint two additional Electrical Inspectors of Factories 


-tn undertake electrical inspection under the direction of the Senior 
‘Electrical Inspector of Factories. The "оме of salary. exclusive of 


war bonus will be £400 per annum. rising by annual increments 


of £20 to £650 per snnum. The war bonus at present payable on 


the initial salary is £326 odd. The appointments will be for five 
years certain (subject to а year'a probation), aod will be capable of 


renewal at the expiration of that period. Responsible experience 


in large modern extra high-tension electricity supply undertakings 
will carry special weight. 


— а ааа ааа . — ———_————————+—+——-———————+—————————+ 
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CORRESPONDENCE. 


Letters received. by us after 5 P.M. ON TOURSDAY cannot appear until 
the following week, should forward their communi- 
cations at the earliest possible moment, No letter can be published 
unless we have the writer's name and address in our possession, 


A Curious Phenomenon. 


The curious phenomenon observed by your correspondent 
" J. Knowles Hassall," is probably due to acoustical and not 
electrical causes. 'The sound produced by the telephone bells 
would appear to be such as to cause resonance at the gas 
burners, the dimensions and general conditions of which would 
seem to be just right for producing the phenomenon called 
the chemical harmonicon. This phenomenon was investigated 
by Prof. Tyndall, many years ago. The results of his experi- 
ments were published in his Lectures on Sound." 

Your correspondent will probably find that, if he muffles the 
bells, the gas pressure will be no longer affected by the tele- 
phones. On the other hand, if he strikes the bells with a 
piece of metal he will possibly cause the lights to jump or 
flicker. I would like to suggest to your correspondent that 
earth wires should not be connected to gas pipes. 


T. A. Robertson. 
Glasgow. 
December 15th, 1920. 


Power Factor. 


The recent discussion on power factor has served to draw 
attention to the question, and it has, therefore, served a good 
purpose. Mr. Stubbings has dealt adequately with certain 
of the points raised and I do not propose to add to his state- 
ment. | 

My first article dealt with the problem of explaining power 
factor to business men but as it became clear that there was 
a good deal of diversity of opinion among electrical men as 
to what power factor really is, I wrote at some length, en- 
deavouring to explain it in a simple manner. I have the 
opinion of good authorities that the explanations given were 
satisfactory, and trust that some readers have found them of 
service. 

The banking analogy has come in for criticism. Some 
critics appear to have expected too much from an analogy, 
but really an analogy can be good without covering every 
point! My idea of a conversation between a salesman and 
a business man is somewhat like this: The salesman explains 
that more money must be charged for current at low P.F., 
although the meter does not register anything extra. The 
business man asks why he should be expected to pay for 
current which he does not use. To this the salesman .points 
out that the business man pays large cheques into his banking 
account and draws the money out shortly afterwards, or it 
may be the same day, and the banker charges for such accom- 
modation, even if the payments into the account balance the 
withdrawals. 

Quite so," says the business man, the banker charges 
for turnover because he requires a staff of clerks and incurs 
expenses to deal with the money, even if I do not have an 
overdraft.” 

And, says the salesman, '' if you have motors which take 
Írom our mains far more current than they need and then 
return the surplus energy to our system, like the banker, 
we must incur expenses for the accommodation. It is true 
the meter credits you with the current returned to the system, 
but we have had to enlarge our system to deal not only with 
the energy which vou consume, but also with the energy 
which you draw out of the mains and pay back again. It is 
like the cheques which you pay into the bank and draw out 
soon afterwards to pay your expenses.” 

"Then," says the business man, can I not do anything 
to reduce this current which oscillates to and fro between 
my motors and your system which you say would not be 
required if I had a different type of motor? ” 

The salesman has gained his point, and can now. drop the 
analogy and quote for apparatus which will reduce the watt- 
less, or oscillating current. Whether this be condensers, or 
the installation of over-excited «vnchronous motors, or some 
other method, must depend on circumstances. It is the busi- 
ness of the salesman to put forward his case, and if the cost 
of such apparatus be too great, then the buver of electricitv 
must be prepared to pay the extra cost of supplying him with 
current of low power factor. I have put the suggestion before 
men who have had great experience in dealing with business 
Den, and they have approved of it. Of course, tact and some 
‘wains are required to make an explanation acceptable on these 
„ лев, but I do not doubt that thev will be forthcoming among 
16 technical-commercial staff of our electric power autho- 
rities. 

Once more let me quote from '' Glover's Calendar." The 
editor appears to have foreseen this discussion, and has put 
Іп several items which illustrate the points, in an admirable 
manner. Under date November 17th he savs:— 

In one large mannfacturing plant it was fonnd on an 
engineering survey of the motor ratings and loads that the 
induction motors were in most cases at least 95 per cent. too 
large. and in some instances 150 per cent. larger than neces- 
sary. The average of the tests showed 37 per cent. excess 


capacity in motors. . . . The power factor of the shops was 
60 per cent. The motors were found to be working under 
average loads of about 30 per cent. of their normal capacity, 
with an average motor efficiency of about 79 per cent. Had 
the motor loads averaged between half and full load, the 
efficiency would have increased to about 86 per cent. and the 
power factor would have increased to 78 to 88 per cent. At 
the time of the tests very httle had been done towards in- 
stalling synchronous motors to improve the power factor.” 

The state of matters outlined here is by no means uncom- 
mon, and I think is sufficient to show that it is not possible 
to solve the problem satisfactorily by estimating the power 
ded in advance, as has been suggested by some correspon. 
ents. i 


C. Turnbull. 
Electricity Works, Tynemouth. Ыы | 
November 17th, 1920. Gs 


The Severn Barrage. 


I notice that in its third interim report the Water Power 
Resources Committee still refrains from giving any estimate 
of the capital cost of the Severn estuary scheme. As interest 
and depreciation will constitute the greater part of the power 
cost, I fail to вее why it Should decline to give the estimated 
expenditure on which the estimated cost of generation is 


based. 
W, М. Sandison. 


Warrington. 
December 15th, 1920. 


The Position of the E. S. C. A4. 


April 1st, 1920.—All Fools" Day.—The date settled upon by 
the National Joint Board tor payment of the salaries to the 
commercial and clerical staffs, according to its recommenda- 
tion. The commercial and clerical staffs realise what a most 
appropriate day this was, and are now waking up to the iuue 
that the Joke has gone far enough. 3 

The country is crying out against heavy taxation and rates, 
unemployment, &c., and the people managing electrical 
affairs find this a very suitable argument -to use against the 
poor commercial man, who is struggling bravely to keep up 
some semblance of decency. If he contrives to save a few 
pounds for a short annual holiday, it usually happens that 
he decides to pay his proportion of the rates and taxes, and 
stays at home. 

l agree with Outdoor Representative's ’’ letter published 
in your issue of the 10th inst., that members of the E.P.E.A. 
would cease to exist to some extent if consumers were not 
obtained and '' retained " by the commercial side of the 
undertaking. PM 

Further than that, if the necessary oils, waste, fuel, &c., 

were not ordered or accounts were not promptly dealt with 
and settled a great deal of trouble would arise. One can also 
imagine what would happen if the hourly-paid worker was 
told on payday that owing to the office staff being on strike 
no wages had been made up for him. Now, members of the 
E.P.E.A., just bring pressure to bear upon your representatives 
with a view to arriving at а working agreement with the 
E.S.C.A. 
. The majority of the E.P.E.A. are now in receipt of the 
demands recognised by the same National Joint Board that 
decided the E.S.C.A. schedule, and it is to be hoped that the 
appeal for alliance will not fall on deaf ears. 

The employers' side of the National Joint Board have not 
carried out their part of the compact, and great unrest and 
dissatisfaction has resulted. Members of the E. S. C. A. should 
resign from all local guilds as the National Association of 
Local Government Officers will claim the right to represent 
their interests unless they do. Their unswerving support and 
every ounce of their strength are required if they expect to 
obtain the reward they are entitled to. | 

The E.S.C.A. is adopting the same attitude to timekeepers 
and storekeepers that it is condemning the E.P.E.A. for, 
and a section ought to be formed taking those in who are 
occupying responsible positions, as this is a class that has 
no proper representation at present. Commercial staffs in 
tramway undertakings who are separated from the light and 
power department should also be invited into the E.S.C.A., 
for remember that unity is strength," and snobbery amongst 
our representatives must not be fostered. | ; 

Fair Play. 


December 15th, 1990. 


- + 


The Salaries of Works Engineers. 


Attention is at present focused on the E.P.E.A. question of 
salaries, which has drawn а surprisingly svmpathetic attitude 
from the technical Press. It seems. however, to escape the 
notice of the technical Press that the conditions of employ- 
ment of trained engineers in manufacturing and contracting 
firms will, by settlement of this matter, be thereby shown up 
in sorry contrast. The writer was a shift man until some 
years ago, when not being satisfied with prospects. which 


point of view will be fully appreciated, he with considerable 


difficultv entered the manufacturing end, and now finds that 
his position would have been considerably improved had he 


— ———— 
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remained in central station work. To put it briefly, the 
manufacturing end offered better conditions and prospects as 
compared with central stations a few years ago, whereas now 
the reverse 1s notoriously the case. What is required is an 
organisation of, say, trained engineers in the employment of 
B. E. A. M. A. firms on similar lines to the E.P.E.A., or some 
such collective steps, во that conditions of employment in the 
respective branches of the electrical industry may be to some 
extent equalised. Who will take the lead? and would the 
technical Press be equally sympathetic in a crusade against 
joint-stock companies as against (mostly) municipalities? | 


Testbed, A.M.I.E.E. 


[If our correspondent read the technical Press more closely 
he would know that his question was superfluous; the Press 
will stand for justice, as it always has done. His inattention 
to our pages is further evidenced by his suggestion that an 
organisation be formed to protect the interests of the engi- 
neers on works' staffs; has he never heard of the Society of 
Technical Engineers, of which Mr. Norman Wyld is the secre- 
tary (102, Belgrave Road, S.W. 1)? It is true that the Society 
has not as yet taken a prominent part in affairs; but it holds 
the field. and will no doubt make its influence felt when its 
organisation is complete.—Erps. Etec. REv.] 


German Competition in the Electrical Trades. 


You are quite correct in stating that Germany is making 
another bid for the manufacturing trade of this country," and 
you might have added of the world ’’; but we cannot stop 
this by Acts of Parliament! | 

Germany has to pay her war debts, and the more she sends 
to us as our share the better. Ву us I mean the nation, 
for we are not ell makers of things electrical; and let us face 
the facts—not go about whining. m | 

If our manufacturers cannot hold their own in the home 
market, how can they hope to compete successfully in the 
world markets? Every mother's son of us must work harder 
and produce better and cheaper stuff than the Germans are 
offering, or we go under.“ | 

The first things to abolish are rings, by which prices are 
now beiug kept up with the idea of protecting our industries, 
whereas the actual result is that they are killed. 


+ W. H. M. 
December 18th, 1920. | 


— — 


The Jurisdiction of the Electricity Commissioners. 


Your '' Legal Contributor '' does not quite see my meaning, 
probably my fault. The words he used are capable of the 
interpretation that the Commissioners have no power to oblige 
a Joint Authority to supply a particular area. ‘That seemed to 
need correction. It is clear that the Commissioners have 
general powers to impose such an obligation. Whether the 
limitations to which this power is subject do or do not apply 
in the case which was under discussion seems to be the essen- 
tial point which your contributor omits to argue. With respect 
to consent of the power company, the proviso to sub-section (1) 
of section 12 enables the Ministry of ‘Transport on the recom- 
mendation of the Commissioners to dispense with that consent. 
So that the contingency of some part of an area being left 
without a supply because the authorised undertakers or power 
company cannot or will not supply. and will not consent to the 
Joint Authority supplying, can hardly arise, assuming tha 
there is a genuine demand in the area. 

As to the " general" character of the schedule to the 
Clauses Act of 1899, that schedule is, in effect, a Model 
Order." The passing of the Act did not make that schedule 
general law for all supply undertakings, or for any particular 
undertaking. It does not apply to any undertaking authorised 
by Orders or special Acts made before October Ist, 1899. And 
as to Orders and special Acts since that date, Section 1 of 
the Clauses Act expressly permits of variations or exceptions 
in the schedule as incorporated in such Orders or Acts. It is 
therefore not safe to quote the schedule as if it were general 
law applying to all undertakings. It onlv applies so far as it 
is incorporated in the Act or Order authorising a particular 
undertaking. I agree that most of the clauses of the schedule 
have been incorpurated in the Orders or Acts passed since the 
date of the Act, but there are numerous exceptions. It is 
particularly unsafe to assume that any clause in the 1899 sche- 
dule is contained in an Act or Order of earlier date than 1899. 
There may be some technical term for an Act of this kind. 
Which only becomes operative by incorporation, or partial 
Incorporation, with subsequent Acts; in my ignorance I can 
only say that it is not exactly a general Act. 


Henry M. Sayers. 
London, S.W. 
December 15th, 1920. 


Shop Displays. 

T am very much interested in the letters which have been 
appearing in vour columns signed by “ Retailer and others, 
and I certainly think that it 1s time some steps were taken to 
protect the interests of contractors on much broader lines than 
the E.C.A. has hitherto been able to bring about, and gener- 
allv to raise the status of contractors. 

Retailer suggests the contractors being brought together 
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in London and organising a real live Association. I do not, 
however, think that a new Association 1з really necessary. 
What is wanted is for the present Association to get a move 
on," and thus increase its sphere of usefulnees and largely 
extend its scope. My suggestion, therefore, is an appeal to 
the Contractors' Association to call general meetings in 
London and in all the large industrial centres, such as Man- 
chester, Birmingham, Glasgow, Newcastle-on-lyne, &c., these 
meetings to be thrown open to all bona-fide electrical con- 
íractors, and held in each centre simultaneously. I feel sure 
that the opinions ventilated. at these meetings would result in 
the E.C.A. enormously increasing its membership, and putting 
the Association upon such a footing as would be a real bencfit 
to the trade. + | сят 

- Among the chief points to be considered, in my opinion, 
are:— о . 

1. The registration of all electrical contractors by the local 
supply authority. 

2. Negotiations with the manufacturers and wholesale 
houses for a proper understanding regarding trade terms, and 
to whom such trade terms are to apply. : 

3. A properly organised advertising scheme to appeal to 
users to deal only with registered contractors, both for wiring 
work and the supply of electrical goods. | 

4. The Association to combine in making a dead set against 
the private firms which offer trade terms to all and sundry. 

I feel sure that the aims of the Association would meet with 
the approval and hearty support of all supply authorities and 
wholesale suppliers, and the result would be to the benefit of 
all concerned, including the consumers themselves. 

I think that our thanks are due to Retailer and your 
other correspondents for bringing the subject forward, and to 
you, Sirs, for your cordial support, and it now remains for the 
E.C.A. to justify its existence or leave it to us to start a new 


organisation. 

: , A R. Marshall Carr. 

. Macclesfield. | Сс" 
December 18th, 1990. 


With reference to the correspondence under the heading 
Shop Displays," my Association is constantly settling com- 
plaints as to trade discounts being incorrectly allowed, and 
when satisfactory settlement cannot be reached, sírong action 
js taken. | 

The Association is always prepared to receive new members, 
and to investigate any instance of trade abuses. Full infor- 
mation both with regard to the Association and its work 
сап be obtained by applying to me. l | 
Leonard G. Tate, 

| ; General Secretary, 
The Electrical Contractors" Association (Inc.). 
London. 
December 90th, 1920. 


[Several letters have been received too late for inclusion in 
this issue.—Enps. Exec. Rev.] i 


"S. P. D.,“ a Substitute for E.P.D. — Sir Charles 
Mandleberg, in a recent issue of the Manchester Guardian 
Commercial, niade an interesting proposal for a substitute 
tax for E.P.D. Granting that a tax on profits is necessary 
in the first instance, he says such a tax should not be so 
great as to interfere with a regular flow of capital into in- 
dustry. The simplest way would appear to be to impose 
a flat-rate tax on the net profits of all concerns, public and 
private, after providing for a fixed percentage on capital 
employed; with a proviso that reserves and undistributed 
profits at the beginning of a particular year should be 
treated as capital employed " for the purposes of arriving 
at the total allowance on capital, and that remuneration for 
management, depreciation, &c., shall be deducted before arriv- 
ing at the net profits. 

Having regard to the difficulty of obtaining new capital, he 
says, the rate of interest to be allowed on the capital employed 
should not be less than 8 per cent. An authoritative estimate 
of the country's trading profit for 1920 made recently puts the 
figure at £546,000,000, or 13 per cent. on a capital of 
44.20, 000.000. On this basis there would be £210,000,000 
that could be subjected to the surplus profits tax suggested 
above after allowing 8 per cent. on capital. The point in 
which this scheme differs from existing taxes on. profits is 
that it is based on a sound principle—namely, that every form 
of capital has a right to a return before it is taxed for surplus 
profits. The need of the hour is to trv to devise some scheme 
which will vield as good a return as possible without unduly 
hampering business. It is claimed that a surplus profit duty 
on the lines indicated would secure a fair recognition of the 
right of capital to a return, and so would be less likely than 
other forms of direct taxation to turn fresh capital into 
channels other than those of industry. | 


Engineers’ Clubs for London and Birmingbam. — 
Whilst going to press, we learn that a movement towards forming 
an Engineers Club in Birmingham has progressed so far that an 
option has been exercised on premises for the purpose. 

The London movement is also developing satisfactorily ;. we 
ahall be glad to hear from those in 
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BUSINESS NOTES. 


Bankruptcy Proceedings.—J. W. Layton, electrician, 
5, Nobles Bank, Hendon, Sunderland. The first meeting of the 
creditors of the above was held on December 17th, at the Official 
Reoeiver's Offices, 3, Manor Place, Sunderland. There was not a 
quorum of creditors present, and no resolutions were pessed, the 
Official Receiver remaining trustee of the estate. The statement of 
affairs showed gross liabilities of 4 506, of which 4460 were 
unsecured and to rank for dividend. There were fully 
secured creditors for 444. The asseta consisted of furniture esti- 
mated at £50, book debts estimated to realise £6, a surplus of £13 
from the securities in the hands of the fully secured creditors. The 
debtor attributed his position to losses on contracts caused by the 
rise in the price of platinum. 

A. E. CHANNON, Н. STANTON and О. G. CHANNON (A. E. 
CHANNON & OO.) electrical engineers, Oheltenham.— Last day for 
receiving proofs, December 30th. Trustee, Mr. T. Easton (Official 
Receiver), 26, Baldwin Street, Bristol. 


Company Liqnidations, — ELECTRICAL ENGINEERING 
Society, LTD. (late the Electrical and Mechanical Co-operative 
Trading Society).—Winding up voluntarily. Liquidator, Mr. А, 
Glass, 5, Cook Street, Liverpool. | 
Rom Dawson, LTD.—Mr. A. Nisbet, of 8, Lincoln's Inn Fields, 
ovde oeased to act as reoeiver or manager on Deoember 6th, 


‚ ROTASPHEREB, LTD.—Particulars of claims must be sent to the 
liquidator, Mr. E. H. Hawkins, 4, Charterhouse Square, B. O., by 
January 14th. 

ALLIANCE ELECTRICAL Co., Ltp.—Meeting of members is called 
for January 14th, at 33, King Street, Covent Garden, W.O., to hear 
> account of the winding up from the liquidator, Mr. E. 

cArthur. 


Catalogues and Lists.— Bovina & Co., Ltp., 56, Kings- 
way, W.C. 3.—Leaflet No. 101, a detailed and illustrated description 
of standard low-lift pumps suitable for direct or belt drive. 

THE MIDLAND ELECTRIO POWER INSTALLATION Oo., Old Mill 
Street, Wolverhampton.—An illustrated booklet dealing with the 
objects and accomplishments of the firm. The illustrations show 
V the works. A calendar is embodied in the 


TRE Epison Swan ELEOTBIO Co., LTD., Ponders End, Middlesex.— 
A folder, iflustrated by photographs, describing the "Lazilite " 
telephone extension arm. Prices for various styles are given. 
Also Leaflet No. BB 197, a priced leaflet illustrating the 
" Ediswan-Aome " portable hand-lamp. 

THE WHOLESALE FiTTINGS Co., LTD, 28-27, Commercial 
Street, E. 1.—Supplement E 97, a comprehensive illustrated price 
list (16 pp.) of lighting fittings, including bowl fittings, standards, 
lanterns, and pendants. Also deals with Victory,“ Heola, and 
" Champion " electric fires. | | 

R. A. Evans, Ltd., Prospect Road, Leicester.—4A list (12 pp.) of 
lifta pua lift engines. The illustrations are very good, two being 
іп colour. - 

THE Sun ELECTRICAL Co., LTD, 118 and 120, Charing Cross 
Road, W. O. 3.—Catalogue No. 316, "High-Efficiency Lighting 
(28 pp.), illustrating many types of lanterns and reflectors— exten- 
sive, intensive, angle, indirect, and semi-indirect —bowl fittings of 
various reflecting and refraoting materials, and gasfilled tungsten 
lamps. Prices are given very fully. | 

THE MARCONI SCIENTIFIC INSTRUMENT Co., LTD., 21-35, St. 
Anne's Court, Dean Street, Soho W. I. Abridged catalogue of wire- 
leas and laboratory apparatus (16 pp.), illustrating and describing 
variable air condensers, potentiometers, resistances, &c. Also an 
illustrated list dealing with amplifiers, tuning units, valves, &c. 
Both lista are fully priced. | 

MILLABS' TIMBER AND TRADING Co., LTD., Pinners' Place, E.C. 2. 
An illustrated folder describing the Schramm portable petrol- 


driven air compressor. 


Trade Anneuncements.—VENNER TIME SWITCHES, LTD., 
have removed their works and offices to much larger premises at 
45, Horseferry Road, Westminster, S.W. 1. 
ENGLISH ELEOTRIO & SIEMENS SUPPLIES, LTD.—The sales 
t of this company (also of MESSRS. SIEMENS BROTHERS 
AND Co., L'tD.), formerly of Central House, New Street, Birmingham, 
has removed to new premises, and in future its address will be 
English Electric & Siemens Supplies, Ltd., White House, 111, New 
Street, Birmingham. Telephone, Midland 964; telegrams, Siemens, 
Birmingham. | 


ENTERPRISE MANUFACTURING Co., LTD., has appointed the Isis 
Electrical Co., of 57, Albert Road, Aston, Birmingham, its agenta 
for the Birmingham district. | 
' BWEDISE GENERAL ELECTRIO, LTD., has appointed Mr. A. N. 
Douglas, of 4. Pembroke Terrace, Queen Street, Cardiff, its agent in 
the South Wales district. | 

Messrs. WILSON HARTNELL & Co., LTD., 11, New Station Street, 
Leeds, announce that owing to a fire at their works, on December 
17th, difficulty is being experienced in carrying on the business for 
a fow days, - 


Inquiries.—The name and address of makers of “ Carabon ” 
insulating material, of a non-automatio s.p. cut-out for battery 


charging switchboards, of an electrically perfect cement to with- 
stand 1,000° C., and of composition connectors for electric heating 
appliances, are asked for. 


New Welsh Mines.—The Ebbw Vale Steel, Jron, and 
Coal Oo. has commenced to sink two shafts for a new colliery at 
Aberbeeg, near Newport, to be worked entirely by electricity 
generated at the company’s works at Ebbw Vale. It is expected 
that within the next 10 years employment will thus be provided 
for 2,500 men, and that the output will be abont a million tons per 
annum, the area of coal available being about 1,200 acres. The 
shafts will be 30 ft. in diameter, and will be sunk to the old coal 
seam, an estimated depth of 500 yards.— Daily Telegraph. | 


Book Notices. — The Electrical Power Engineer.” 
Vol. II. No. 5. November, 1920. 24 pp. Price 4d.— This number 
of the official organ of the E.P.E.A. contains a full acoount of the 
Southern Division dinner, and proceedings of the various divisions 
and sections. | j : E 

Scientific Paper No. 400 of the U.S. Bureau of Standards, 
".lonisstion and Resonance Potentials of some Non-Metallic 
Elemente.” 32 рр Washington: Government Printing Office. 
Price 5 cents. The elements treated of are phosphorus, iodine 
sulphur, nitrogen, en, and hydrogen. { 

B. B. O. Mitteilunber Vol. VII. No. 9. September, 1920. 
95 pp. Baden (Switz.) : Brown, Boveri & Ole. 

“The National Physical Laboratory. Collected Researches.” 
Vol. XIV. 1920. 307 pp. London: Н.М. Stationery Office. 
Price 35s. net. The amount of work in optical research repre- 
sented by this volume is’ enormous. Methods of measuring 


refractive indices, dispersion, &c., in various types of glass and 


work on telescopic objectives of many descriptions make up the 
bulk of the volume, adding valuable data to the resources iof the 
science. In production the work is an excellent example of the 
printer's art. 

“L'Eolairage Hlectrique.“ By L. Barbillon and P. Bergeon. 
160 pages, 87 figs. Paris: A. Michel. 15 fr. ú i i 

“Science Abstracta.” A and B. Vol. XXIII. Part 10. No. 274. 
October 81st, 1920. London: E. and F. N. Spon, Ltd. Prive 2s. 6d. 
eae Е * . "os N 4. N "E 


Utrecht Industries Fair.—Holland’s Fifth Industries 
Fair, which is to be held at Utrecht from September 6th to 16th 
next year, is the first of the series to be made international. Ita 
representation for the United Kingdom has now been taken over 
by the Federation of British Industries, in the belief that its 
success in its more restricted “ national " character will be even 
greater now that it is thrown open to the exhibits of all nations. 
It is hoped that British goods will bulk largely at the fair next 
year, and that both members of the Federation and other manu- 
facturers will take advantage of the new opportunities offered. 
The fair was started in 1917, when the war was still raging, and 
this and other factors made it necessary to confine exhibits to 
Dutch products. This restricted beginning, however, made it 
possible to perfect the organisation of the fair much more easily 
than has been the oase with the majority of similar enterprises, 
and Dutch thoroughness is visible both in attention to detail and 
grasp of essentials. — Financier. En 


B.T.H. .—Following upon their suocess 
with “Iolanthe,” the members of the B.T.H. Amateur Operatic 
Society produced “ Patience on December 13th, and it ran for the 
whole of last week at the Hippodrome, Rugby. We have received 
а souvenir programme showing a splendid ' cast " and full chorus. 
The future arrangementa of the Society provide for thé production 
of “The Gondoliers,” The Mikado, and The Yeoman of the 
Guard." | 


E. D. A. Activities.—We are pleased to see that encourage- 
ment is being given by the E.D.A. to organisers of local electrical 
exhibitions. These bring the residents of the districts in which 
they are held into much closer touch with the ibilities of 
electrical aid than the larger central exhibitions. this connec- 
tion the E.D.A.; in a circular letter to managers of electricity under- 
takings, offers its aid in publicity ahd other directions, and it is to 
be hoped that full advantage will be taken of this opportunity of 
obtaining expert assistance. 

Among the new publications of the Association recently received 
are many of high “attention-drawing” power. A postcard 
depicting a smiling female face reflected in the polished bottom of 
an electric iron tears the title: The Reflection of a Housewife 
with an Electric Iron.“ А folder headed: Just a Turn of the 
Switch,” illustrates a number of domestic appliances, dnd draws 
attention to their advantages and simplicity. “ A Present Problem 
Solved” is a leaflet suggesting a way out of the worry which 
usually attends the selection of suitable presents at this time of the 
year. The attraction of the electrico fire, shown in a leaflet, 
„Healthy Radiant Heat for the Office, Home, and Factory,” seems 
to be irresistible to a couple of business men who are poeed before 
it. The interior of this pamphlet contrasts heating by raw fuel 
and eleotric heat. : 

The pamphlet E.D.A. 108, giving notes on the statutory provi- 
visions and regulations for protection of the meters, terminals, and 
fuses uf public electricity suppliers is of great value to electrical 
contractors, the essential points being simply end briefly stated. 

These and the other publicity matter should prove powerful 
agents in the electrical education of the public, - 2 


- 
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Calendars, —M&. W. M. Harris BURLAND, 68, Queen 
Victoria Street, E.O. 4, agent for Messrs. В. A. Evans, Ltd, Leicester, 
has sent us two calendars of high artistio merit. One, showing 
some horses enjoying a rest from their Jabours, is entitled " Sunday 


Evening.“ The other, "A Breezy Morning.“ depicts а man and 


his dog on some high ‘ground, while grey clouds are flying over a 
town in the distance. 

Messrs. J. Н. WoorLLiscROFT & Co, of New Quay. Liverpool, 
have issued a calendar, with daily slips printed in red, mounted on 
a stont card base. | 

Messes. MAWDSLEY'S, LTD., Zone Works, Dursley, Glos., have 
issued to their friends a most acceptable wall calendar. The subject 
is a study of a lady, holding a bunch of flowers, looking over a 
wall, with the wording at foot, Between You and Me." The 
date-slips are quite unobtrusive. 

THE INDUSTRIAL LEAGUE AND CoUNCIL, of 82, Victoria Street, 
has sent us a pocket diary which will be of use with regard to 
Labour organisations. 

HupsoN's ELECTRICAL ENGINEERING Co., LTD., has produced a 
wall calendar with bi-monthly slips illustrated by Cecil Alden. 


For Sale. — Farnworth Urban District Electricity 


Department invites offers for one two-flued Lancashire boiler, no 
fire boxes, 30 ft. x 8 ft. 6 in., 200 lb. pressure. See our advertise- 
ment pages to-day. 


The Crisis in Electricity Supply.—The strike notices 
served by the E. P. E. A. on those undertakings which have failed to 
agree with the award of the National Joint Board have been 
deferred until December 30th, at the request of the Minister of 
Labour. It is understood that in the London district, Finchley, 
Hornsey, Hackney and Ilford are still standing out. 

There is to be no strike of electrical engineers in the East 
Midlands, a settlement having been arranged at a meeting of 
representatives of municipal and privately-owned electricity under- 
takings and the Elestrical Power Engineers’ Association, held at 
the Guildhall, Nottingham, on December 16th. 

The towns affected by the negotiations included Nottingham, 
Derby, Loughborough, Mansfield, Long Eaton, Kettering, North- 
ampton, and Burton-on-Trent. 

After deliberations extending over three hours, the following 
resolution was to :— 


"In view of the fact that the electricity undertakings їерге-. 


sented at this conference have agreed to adopt the schedule and 
conditions, save that where the conditions vary they эте equal to or 
better than the conditions proposed, this conference recommends 
that these undertakings be classed under Group A. 
agreed that steps be taken to make the Joint Board fully repre- 
sentative of all electricity undertakings.” : $ 


Submarine Apparatus for Monte Video, — The Depart- 
ment of Overseas Trade has received an inquiry from a firm of 
marine and mining engineers in Monte Video, which desires to be 
placed in touch with manufacturers of the following plant :— 
Bubmarine apparatus for submersion to depths of over 150 
metres; under-water telephone and electric light apparatus; 
centrifugal electric pumps to work under water for marine 
purposes; air pumps for divers; waterproof canvas for diving 
suits; salvage tugs; deep-water lighters of small tonnage, con- 
structed of either wood or iron and driven by orude petroleum or 
naphtha engines; and all salvage apparatus in general. The 
firm desires to receive catalogues and prices, with a view to 


purchasing in this country ; its name and address may be obtained 


from the D.O.T., at 35, Old Queen Street, 8.W. 1. 


Electrical Trade in Jugo-Siavia.— By a recent Govern- 
ment decision the following, among other, goods are admitted 
duty free :—Motors and their parts, transmission lines, trans- 
formers, condensers, accumulators, electrodes weighing less than 
five kilogrammes, cables and other electric conductors, material 
for electric conduits, accessory material for the chemical industry, 
and electric rolling stock. 


New Italian Company. — A company, which should 
attract the attention of English manufacturers, has just been 
formed in Milan, under the style of Società Anonima Importazione 
Fornitura Industriali, with a capital of 100,000 lire, with the object 
of facilitating the importation into Italy of material and special 
articles, not obtainable in Italy, required in the electrical industry, 
The demand created by the great development of hydro-electrio 
works is more particularly in the minds of the promoters, but 
railway conversion, telephone and telegraph reforms are not 
excluded. The new company is really an offshoot and department 
of the firm of Boneschi, Milan, and has been embodied as a distinct 
company with a capital of its own, with a view to carrying out its 
programme more fully. 


Local Exhibitions.—A local electrical exhibition is being 
held in Cardiff at the end of January next. 
Mr. Turnbull, borough electrica] engineer, is organising an 


exhibition of electrical goods at Aylesbury from February 14th to 
16th, 1921. 


Copper and Lead Prices.—M Essns. F. SMITH & Co. 
report, December 21st:—OCopper (electrolytic) bars, £87, £7 
decrease; ditto sheets, no change; ditto wire rods, £105, £2 
decrease; ditto Н C. wire, ls. 144., Id. decrease; silicium bronze 
wire, 18. 10d., 1d. decrease. 

MESSRS. JAMES & SHAKESPEARE report, December 21st :— 
Copper bars (best selected), sheets and rods, £134, £6 decrease, 
English pig lead, no change on last week's prices. i 


It is further 


Annaal Dinners.—The annual dinner of Messrs. Wilson 
Hartnell & Co., Ltd., was held on December 11th, at the Hotel 
Metropole, Leeds, and was followed by an enjoyable smoking 
concert. | 

A large number of the officials and employés of Messrs. A..Rey- 
role & Co., Ltd., Hebburn-on-Tyne, spent a very enjoyable 
evening on the occasion of the annual dinner of the company’s 
fire brigade, on Saturday, the 11th inst., at the Station Hotel, 
Hebburn, Mr. N. Merz presiding. 


New French Companies.— Under the style of La Lamp® 
Phillips has been formed at Paris (8, Cité Paradis) a company: 
with & capital of 2,000,000 fr., for the manufactureof the Phillips 
lamp. 

With a capital of 100,090 fr. has been embodied at Paris 
(122, Avenue de la République) the Société Anonyme Francaise 
„Synergie, for the manufacture and sale in France, her colonies 
and protectorates, of machines, tools, and instrumenta of precision. 

The Société des Grands Réseaux Electriques — great electric 
networks company—has been embodied at Paris (8, Rue Lamen- 
nais), with & capital of 1,000,C00 fr. in 500-fr. shares, of which 168 are 
allotted to the Société des Grandes Enterprises Méridionales,:168 to 
М. Theveninel, and 166 to the Société des Constructions Métal- 
liques. Names of officials of the Ponts et Chaussées Department 
are on the strong board of directors. 

Under the title of Auvray et Berger has been formed at Paris 
(5, Passage St. Pierre Amelot) a company, with 100,000 fr, to 
carry out electrical undertakings. 

With a capital of 700,000 fr. has been constituted the Eleotrifica- 
tion Industrielle (Lousteau Petit et Cie.). M. Lousteau receiving 
8,000 100-fr. shares for his assets. The offices of the company are 
at 12, Boulevard du Temple, Paris. 

At St. André de Cubzac (Gironde) has been formed the Société 
d'Energie Electrique Cubzaguaise, with a capital of 500,000 fr. 

There has been established at Paris (15, Rue César Franck) the 
Société d'Applications  Electro-mécaniques, with a capital of 
500,000 fr. 

A new company has just been formed in Paris (6, Rue Blanche), 
with a capital of 12,000,000fr. and the title La Société des Forces 
Motrices de l'Ariege, to eatablish a large electricity generating 
station in the Ariege district. . 

There has been formed at Ile-et-Vilaine, Rennes (21, Boulevard 
de la Liberté), the Société d' Enterprises Hydrauliques et d'Utiliea-- 
tion Industrielle des Marées, whose objecta are the survey and 
carrying out of electric generation works, utilising the force of the 
tides for the purpose. Among the directors is M. Parisot, well 
known in connection with the Ranee River tidal scheme. The 
company's capital is 500,000 fr. 


New Belgian Company.—There has been established at 
Brussels (5, Rue des Colonies), the Société Anonyme Horlogerie- 
Contróle-Electricité, with a capital of 200,000 fr., for the purchase, 
sale, manufacture, and installation of all kinds of electrical and 
mechanical apparatus. | 


The Debt of Honour.—The monthly chart issued by the 
Labour Ministry showing the progress of reabsorption into civilian 
life of dieabled and fit ex-officers and men gives the position at the 
beginning of December as follows :— 


Disabled Men.—20,251 unemployed (November, 18,881). 

Er- Service Men.—230,798 unemployed (November, 217,359). 

O flicers,—11,924 unemployed (November, 11,719). 

The E Roll,—22,820 firms in the national scheme (November, 
22,118). 

To the above unemployment figures substantial additions should 
be made to cover cases not on the Ministry's regiaters. 

Dr. Macnamara states:—" The position disclosed by the chart 
is not а very satisfactory one. No one can pretend that, while the 
facts are as disclosed, the nation's debt of honour to these men has 
been anything like requited. It is true, so far as the number of 
ex-Service men registered as unemployed are concerned, that the 
numbers on the registers at the beginning of December are less 
than they were in January, February, and March of the present 
year. But in those months demobilisation was proceeding at an 
accelerated pace, and every man returning from the Army auto- 
matically registered at the Employment Exchanges. The progress 
made month by month up till September was continuous and 
steady, the numbers having decreased from 388,138 in January to 
130,137 in August, Since then the barometer began to fall, and, 


lam sorry to say, the downward tendency still continues, Many 


of the men already settled in industry are being thrown back on 
the unemployment registers, and this applies not only to the 
fit ex-Service men, but to the disabled and ex-officers.— The Times. _. 


Lead Neport.—Mssks. G. Cawson & Co., writing on 
December 18th, say :—Closing prices yesterday were: — December, 
£22 10s. to £22 15s.; January, £23 58. to £23 108в.; February, £23 10a. 
to £23 15s. ; March, £24 to £24 5s. The heavy arrivals pressing on 
the market seem now to be pretty well cleared, and there is а good 
inquiry for next year's deliveries. Electrical works continue to 
take lead in fair quantities. With regard to supplies, there is now 
Jikely to be a considerable falling off in arrivals. London at present 
is the dumping ground of all the surplus lead in the world, and 
prices here are decidedly lower than in any other country. The 
outlook now seems rather clearer, and we are inclined to look for а 
steady improvement. 


Electric Dish Washer Wanted.— To meet the scarcity of 
servants in Italy, the Società Piemontese d'Igiene has decided to 
award a prize of 1,000 lire to the inventor of a cheap electrical 
apparatus for the automatic washing of kitchen utensils, 
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Railway Management. — Proposals as to the future 
working of the railways have been made by the F. B. I. in 
to the schemes outlined in a White Paper (Omd. 787), dealing with 
this subject, recently issued by the Ministry of Transport. 
Referring to the suggested grouping of systems, the Federation 
thinks that any such combination should be one of management 
rather than of ownership, and should also be of а veluntary nature. 
It is recommended that not more than 11 shareholders’ directors, 
and at least four traders’ directors should be included in the com- 
position of the suggested group boards of 21 directors. Excess 
profits, it is stated, should be used to lower charges, instead of 
going to the National Exchequer, or to a development fund. The 
appointment of а technical adviser to the Minister of Transport is 
called for; also a Finance Tribunal to fix fares and rates. It is 
suggested that this tribunal be composed of three members, and 
that it take the place of the Railway and Canal Commission. The 
report also deals with wages, which, it says, should be fixed with 
due regard to the effect upon the general wage level of the country, 
and not solely from the point of view of the railways. | 


Finland’s Industrial Production.— The Commercial and 
Industrial Administration of Finland has published statistics con- 
cerning the value of the country’s production in 1919. Given in 
Finnish marks, the figures show that the value of the output of the 
engineering works was 266,300,000 marks, that of the machine 
industry 1,000,000 marks, and that of the electrical industry 
51,800,000 marks. т 


Japanese Commercial Depression.—A report on the 
above subject has just been received by the Department of Over- 
seas Trade from Mr. E. F. Crowe, C. M. G., Commercial Counsellor to 
His Majesty's Embassy in Tokio. Mr. Crowe states that he has 
recently paid visits to Kobe ana Osaka, where the situation is even 
more acute than in the north, and after interviews with many 
leading business men, both Japanese and foreign, he has formed 
the following impressions:—" The general opinion seems to be 
that matters will grow worse before the end of the year, and that 
there is no hope of improvement before Spring. Any improve- 
ment which may then be forthcoming will be dependent on con- 
ditions in America. The latest trade figures for the period up to 
the end of August show а total of 1,897,000,000 yen imports, and 
1,467,000,000 yen exports. The returns for trade with the United 
Kingdom for a similar period stand at about 150,000,000 yen 
imports, and 75,000,000 yen exports. Notwithstanding the heavy 
adverse balance, the yen to-day is worth nearly 3s., instead of 
2s. 014, the par rate of exchange. This fact, coupled with the 
large and steady imports of gold, which exceed 120,000,000 yen 
since the commencement of the year, proves that Japan's finances 
аге on a sound basis. 

“One of the largest items in the import trade is that of metals, 
During the war large fortunes were by the importers, and 
the shortage of iron and steel was so great that many new iron 
works were commenced, and big sums were expended on the pur- 
chase of the necessary plant. It is said that to-day not one of the 
new iron works is paying its way, several have had to close, and 
the others are carrying on at a heavy loss. There are two factors 
of special interest connected with the metal trade ; one is the heavy 
importation of galvanised sheets and tin plates by concerns which 
were inexperienced in the business, and now find themselves 
burdened with enormous stocks which have depreciated in value. 
In normal years Japan exports about 40,000 tons of copper, and 
imports none. For the first half of this year she exported only 
3,500 tons, and imported 20,000 tons. There was no domestic 
demand to justify such figures, and naturally a heavy drop ensued 
with the result that the copper has had to be re-exported at a 
serious loss, and the speculators are on the verge of bankruptcy.” 


The Swedish Electrical Industry. — The Swedish 
Association of the Electrical Industry (Elektro Industri Fore- 
ning) has presented a petition to the Government pointing 
out that the situation of the industry has become more un- 
favourable during the past six months, and renewing a pre- 
vious application for the accommodation of the import duties 
charged according to weight to the depreciation of money во 
as thereby to restore the Customs protection which was 
granted to the industry by the rates introduced in 1911. It is 
stated in this connection that the nnports of electrical pro- 
ducts in certain branches have assumed such dimensions as 
to tend to patalyse the native manufacturers, the expired 
months of the present year having already recorded imports 
of the value of 11,330.000 kr., as compared with exports of 
6,000,000 kr. in the same period. It is submitted that through 
its trading departments the State possesses the possibility of 
supporting the national electrical industry, but the State seems 
to carry on a contrary policy. If through a scarcity of orders 
the industry is compelled to restrict working, the Association 
Considers that it is a question whether the Government autho- 
rities will not have to pay out as unemploved grants a 
sum greater than the difference in prices resulting from 
purchases from other countries. In the opinion of the Associa- 
tion the action of the State under the existing extraordinary 
circumstances should not be considered from a narrow-minded 
point of view, but should be regarded in connection with its 
consequences to the general community—the more so as the 
State's taxation policy has materially contributed towards 
the diminution in the industry's power of endurance in face 
of the strains of the present times. Ав an instance of the 
dimensions assumed by the imports, it is mentioned that 
the glow lamp makers now have stocks on hand sufficient 
for the requirements of the country for one year, and they, 


therefore, look forward to the future with some concern. The 
production of electrical measuring apparatus, which has been 
in course of favourable development, is now confronted with 
a scarcity of work, as appreciable orders have recently been 
placed in other countries; while the production of installation 
materials is declared to have practically ceased in consequence 
of the large imports. In conclusion, the Association points 
out that the value of the output of the electrical industry 
last year amounted to 130,000.000 kr., so that it represents 
a not immaterial factor in the national economy. Оп the 
other hand, Mr. Edstrom, manager of the -Allmanna Svenska 
Elektriska A.B., is reported to have stated that foreign com- 
petition has hitherto not caused the company—the largest 
in Sweden—any serious concern. The inland sales have not 
diminished, while the company's exports have experienced 
an increase. He added that the company has managed to 
meet foreign rivalry for 40 years, and has reason for hoping 
also to be successful in the future. 


Market for Machinery in the Trieste District.—Long 
before the end of the war nearly all the industries in 
Trieste and its hinterland had closed down except mines, 
transportation, and public utilities' service, and factories en- 
gaged in the production of military supplies. In the district 
of Gorizia many industries were destroyed during the . 
numerous battles in that region. During the' war very little 
new machinery was introduced, and much of the existing 
machinery became antiquated, worn out, or defective. Hence, 
there is an extensive market for up-to-date machinery in this 
region. According to the United States Consul at Trieste, 
the material chiefly in demand includes electric apparatus 
and appliances, water meters, turbines, tools, cranes, steam 
and oil engines, equipment for shipbuilding, mining, and 
textile machinery. The steam and electric railways are also 
in great need of equipment and supplies. Jugoslavia, German- 
Austria, Hungary, and other countries of the hinterland are 
in need of locomotives and rolling stock on account of the 
great losses and deterioration in consequence of the war. 

Among the new projects which will create a considerable 

demand for machinery is the plan to connect up the hydro: 
electric plant of the Celina in the Veneto with the Isonzo 
plant at Monfalcone and the hydroelectric plant of the Recina 
with the hydroelectric plants of the Celina and the Isonzo. 
Plants especially in need of new equipment and machinery 
are textile mills in German-Austria and Jugoslavia; the coal 
mines of Istria and Dalmatia; the tramways of Trieste, Pola, 
and Gorizia; and the shipyards of Trieste and Monfalcone. 
. Competitors to be Met.—The machinery manufacturers of 
Italy have not as yet placed any considerable quantity of 
their products in this territory. Italian machinery sold here 
consists principally of oil-burning engines, lathes, and engines 
for motor cars. Italian cranes and steam engines do not seem 
to have made any headway in this market.  British-made 
machinery sold here consists chiefly of. winches for ships, 
boilers, and turbines. Before the war most of the machinery 
in use in this region was made either in Austria or Germany, 
owing to the high tariff duties imposed on the imports from 
other countries. Now Austrian and German manufacturers 
must compete on equal terms with other countries. 

Pending the restoration of normal conditions in the coun- 
tries formerly constituting the Austro-Hungarian monarchy 
no extensive improvements or large investments of capital 
in productive enterprises have been made. For the present 
such projects are at a standstill, but those interested will no 
doubt promote them as soon as conditions are more favourable 
and the required capital is available. In the meantime manu- 
facturers of machinery should organise their export business 
so that they will be able to compete in this territory. It 
would be advisable to study conditions on the spot and to 
form connections with good local technical or engineering 
firms which have the facilities for exhibiting, handling, and 
installing machinery. Ample stocks of machines, spare parts. 
апа supplies would thus always be available for the prompt 
filling of orders and execution of contracts. : 


A German Steel and Electrical Combination. As was 
briefly mentioned in a recent issue, the Siemens and Schuc-, 
kert group proposes to enter into an agreement with a greaí 
coal and steel combination which before the war controlled an. 
annual production of over 15,000,000 tons of coal, the object 
in view being to reduce the costs of production and enhance 
the export possibilities in manufactures. 

An official communication that has been issued states that 
the directors of the Siemens & Halske Co. and of the Nurem- 
berg Schuckert Electricity Co., subject to the confirmation: 
of the shareholders at forthcoming meetings, have decided: 
to enter into a community of interests with the Gelsenkirchen: 
Mining & Ironworks Co. The agreement already concluded: 
a short time ago between the latter and the Deutsch-Luxem-: 
burg Co. for a period of 80 years through the formation of the 


. Rhine-Elbe Union, aims not only at improving the methods 


of working, but also at cheapening them. The Siemens- 
Schuckert group associates itself with this fundamental idea, · 
and is endeavouring to carry it out to its final results in highly 
developed manufactures. 'The economic situation of Germany 
renders it necessary to strengthen the existing individual 
undertakings and seek out new ways which lead to the highest 
technical and economic efficiency in the production of manu-. 
factures. For this purpose the electrical industry must obtain, 
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influence to the extent that the raw materials and semi- 
finished products offered to it are of such a quality as not 
only to cheapen the methods of working, but also to raise 
the value of the manufactures to & higher level. | 

The communication proceeds to state that the industry 
must also render itself free. from the oppressing anxiety in 
the matter of obtaining raw materials, and assure itself a 
smooth course of working which; by the avoidance of all 
unnecessary transport, will place it in the position substan- 
tially to reduce the time occupied in manufacturing. The 
new combination ensures the possibility of exporting, in 
place of raw materials and semi-finished products, finished 
manufactures in the production of which large amounts are 
paid in wages. It will be possible materially to curtail the 
amount of stocks held, avoid roundabout wavs of production, 
and effect a considerable economy in capitat. The combina- 
tion forms a counter-balance against the injurious effects of 
the fluctuations in the situation of trade for all the parties 
concerned, and promotes а more uniform degree of employ- 
ment for the workmen and the staff. It is intended to con- 
clude the agreement on the same principles as the agreement 
of the Hhine-Elbe Union, and the independence of the elec- 
trical firms interested remains untouched, while the adhesion 
of the Nuremberg Schuckert Co. secures for Bavarian industry 
the desirable influence їп the supply of coal and iron and 
steel which is now lacking. 

It will be seen that the communication is not accompanied 
by any details. This leads to the assumption that for the. 
moment only a fundamental agreement exists, and that the 
details of the contemplated association of interests will only 
be brought forward in time for the general meetings. The 
firms concerned in the first place are the Siemens & Halske 
Co. and the Schuckert Co., of Nuremberg. As is known, 
the former chiefly produces apparatus for weak currents, and 
has interests in German and foreign works engaged both in 
the heavy and light electrical engineering branches. On the 
other hand, the latter is mainly concerned with the manu- 
facture of electric welding apparatus and electrochemical 
plant, and at the same time has considerable interests in 
power, tramway, and hydro-electric works. 

It is, however, not these particular interests—it is asserted— 
which are inducing the two companies to enter into the 
projected community of interests, but the necessities of their 
subsidiary in the form of the Siemens-Schuckert Works of 
Berlin, to which both companies transferred their heavy elec- 
trical departments quite a number of years ago. The new 
association will not only place at the disposition of the elec- 
trical firms interested supplies of coal and iron and steel, but 
also to some extent brass and aluminium and freight accom- 
modation through the Stinnes group, which is the author 
of the Rhine-Elbe Union, and the moving spirit in the present 
scheme. | | 

It should be added chat the Rhine-Elbe Union is based 
upon the pooling of profits, the Gelsenkirchen Co. and the 
Deutsch-Luxemburg Co. each having a share capital of 
130,000,000 marks. The share capital of the Siemens & Halske 
Co. is now 126,000,000 marks, and will probably be increased 
by 4,000,000 marks so as to bring it to the level of that of the 
other two companies, while that of the Schuckert Co. is 
70,000,000 marks, and if the capital remains at this figure the 
company will not enter the combination on an equality with 
the other three partners. 


l——————— 
LIGHTING AND POWER NOTES. 


^ Barnes.—LoAN.—The Lighting Committee recommends 
application to the Electricity Commissioners for sanction to borrow 
£10,000, which is the estimated cost of mains and services for the 
ensuing three years. 

Beckenham.—Housk Ілонтіха. — The Electricity Com- 
mittee reported at & recent meeting of the Council that the 
estimated cost of cable extensions and house wiring for the Elmers 
End housing scheme was £5,700. It was resolved to apply for 
sanction to borrow this amount. | | 


- Bootle. — ELEoTRICITY ScHEME.— The Bootle Corporation 
has approved of the electricity scheme for the Merseyside and West 
Lancashire area, but it was pointed out at a recent Council meet- 
ing at which this decision was reached, that the consumers would 
be better served by an extension of their own electricity under- 
taking as was proposed in 1917. It was stated that the opposition 
of Birkenhead and Wallasey was not to the scheme, but to the 
area; Southport had not yet decided whether it wished to be 
grouped with Liverpool or with Preston; similarly. Warrington 
halted between Liverpool and Manchester, whilst St. Helens agreed 
to the scheme and the ares. A plea is being male for the 
extension of the local electricity works ani for financial safe- 


" Bridiington.—PRorPosEkD Price INcrease.—The Elec- 
tricity Committee has decided to apply for an Order to increase 
the atatutory maximum charge for electricity supplied under the 
Bridlington E:ectric Lighting Order (1900) from 8d. to 18. per unit, 
or such other amount which will be sufficient, so far аё can be 
estimated, to enable the undertaking to be carried on without loss. 
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Chester.—Buix  SuPPLY  NECESSARY.—At: а recent 
meeting of the City Council the chairman of the Electricity Oom- 
mittee outlined the scheme for the North Wales and Ohester 


‘Electricity District under the Electricity (Supply) Act of 1919. At 


the present time the capacity oi the plant, both in Chester and 
Wrexham, was taxed to its utmost, and there was little likelihood 
of the needs of the district being adequately catered for for two or 
three years unless they obtained an independent bulk supply. 
Negotiations had been in progresa for 12 months with the Govern- 
ment with & view to utilising for this purpose H.M. factory at 
Queen's Ferry, which was capable of developing 5,500 KW., but no 
decision had been arrived at so far. The Counoil had received a 
letter from the War Office sáying that the matter was under 
consideration. : 


Continental.—Russ14.— The generation and distribution 
of electric power in Russia is under the control of the Soviet Depari - 
ment for Electricity. This Department manages 10 nationalised 
power plants, 45 nationalised factories for electrical machinery, 
telephones, and telegraphs, and 19 worka not yet nationalised. The 
aims of the Suviet Government are to build new power plants and 
to supply electricity to farmers, sawmills, mines, and to all the 
larger foodstuff producers. A statement issued by the Govern- 
ment rezarding the future of tbe electrical industry in Russia is 
full of optimism, and goes so far as to say that all the hydro-electrio 
resources of the country will be utilised to bring the country 
to a state of prosperity unparalleled in its history. The figures 
sbowing the power production of the Moscow and. Petrograd 
plants from January to April, 1920, show, however, that practical 
conditions are very far behind these aims of the Soviet Govern- 
ment. In Moscow only three of the existing five power plants 
were running in January ; the other two were put to work later 
on, with insignificant results. Only 8,000,000 Kw.-hours are produced 
in Moscow per month. In Petrograd the power production is still 
less, and was in March at its highest point, with 6, 800. OcO 
Kw.-hours. In these two cities nine of the ten nationalised power 
plants are situated. The electricity works in the provinces, such 
as exiet, are still in private hands, but are mostly shut down for 
want of fuel.. Power. 


BULGARIA.—AÀ Bill has been introduced into the Bulgarian 
Legislative Chamber for the utilisation of water power and irriga- 
tion works; also a draft Bill relating to syndicates for water 
undertakings, Surveys have been made for the utilisation of the 
rivers Topolnica, Kritchin, Luda-Yana, Rtrema, Eli-Dere, Tohai, 
Tundja, Vinkos, and Suttica. They show that 1. O00 0,000 H.P. may be 
utilised in Bulgaria, of which the railways and various industries 
could consume 130,000-150,000, the rest being available for agri- 
culture and irrigation and the supply of drinking water by electrio 
pumps to dry districts. The works will be undertaken either by 
the State or private corporations, A Water Board will be set up at 
the Ministry of Agriculture. | 

AUSTRIA.—H.M. Consul at Vienna reports that, according to the 
Reich post, the construction of the Strubklamm power station was 
recently commenced. The completion of the work is contemplated 
for December, 1921. The total cost will be 54 million crowns, 
which will be covered by а loan of the municipality of Salzburg, 
amounting to 80 million crowns. 

CZECHO-SLOVAKIA. — The State Council of Electricity Works 
has drawn up regulations determining the conditions of 
utilisation of natural sources of power and the type of eleotric 
ourrent to be used in the establishment of power stations (pro- 
duction and distribution).— Economic Review, 

NoRWAY.—The Financial Department of the Norwegian Govern- 
ment recommends the raising of а loan for the account of the 
State, either in the home or foreign markets, to yield а total of 
50,000,000 kronen for the purpose of placing the funds at the 
disposal of the communal authorities so as to enable them to 
complete their respective electricity supply works. The local 
authorities will have to reimburse the State the expenses of the 
proposed issue, and the interest and redemption charges. It is 
pointed out by the Department that applications have been 
received from & number of communes asking fór loans for elec- 
tricity works, the total amounting to 140,0C0,000 kronen (about 
£7,000,000). Some of the applications refer to works which are 
not yet begun, and they consequently do not come within the scope 
of the assistance which was contemplated by the Government, and 
from which the Department does not propose to depart. 

FRANCE.— There has just been set up in the Departmeut of Puy- 
de-Dome an Office des Forces Hydrauliques, whose duty, among 
other things, is the preparation of a hydroelectric map of the 
department and neighbourhood showing all the existing water- 
falla. The important rivera of this Department are the Dordogne, 
the Bave, and the Allaynon, and on the first-named the Société de 
l'Energie Industrielle hag just been granted a concession to build & 
dam, which willsupply from 2,000 to 6,000 H P., the installation. 
being estimated to cost 10,000,000 fr. Another concession, on the 
Upper Dordogne, has just been accorded to the Force et Lumière 
company. On the Вахе, the Omnium Régionale d'Electricitó has 
just secured a concession for a waterfall yielding from 1,200 up to 
4.000 H.P., to be utilised to supply various communes, and the 
Charbonnier and Mégecoste mines. 

‚ SWEDEN.—Srenska Dagbladet learns that the Sydevenska Kraft 

Aktiebolaget (South Swedish Power Co.) intends to erect a new 
power station at Skogaby on the River Lagan in the parish of 
Yeby, which will provide about 12,000 H.P.—ZJeuter's Trade 
Service (Stockholm). 

Doncaster.— EXTENSION or SuppLy.—The Electricity 
Committee, having received an applica:ion from the Bentley-with- 


- 


Arksey Urban Council for a supply of electricity to a housing site 
at Arksey Lane, has recommended tbat the borough electrical engi- 
neer be authorised to comply, subject to the Bentley Council's 
undertaking to provide and connect up the nécessary low- tension 
oables to the houses from a transformer aub-station on the site. 


Galashiels.—Prorosep New Зтатгох, The Town 
Council will hold a conference to discuss the question of a central 
electricity supply station for that district of the Borders. Messrs. 
Buchan & Partners, consulting electrical engineers, Edinburgh, 
have prepared a scheme, ` | 


Harrogate. — BREAKDOWN. — The electricity. supply 
failed on Deoember 13th in the late afternoon, and the town was 
plunged in darkness. This was the second breakdown within a 
week. The Corporation's overloaded plant is being extended. 


Hull.— PROPOSED ExrTrRNSIONS.— The Electricity Com- 
mittee is faced with the necessity of extending the undertaking, 
particularly with regard to railway sidings, coal storage acoommo- 
dation, and plant. 
electrical engineer, was instructed to prepare a scheme for the 
extension of the electricity works. 


Kingstown.—L. & N.W. RAILWAY IMPROVEMENTS.— 
In connection with the taking up of the Kingatown and Holyhead 
Royal Mail service, under Government contract, by the London and 
North-Western Railway Co., considerable improvements are to be 
made at Carlisle Pier and the railway station in Kingatown, a 
feature being the iotroduction of electrically-controlled apparatus 
for the handling of the mail bags, baskets, Xo. 


Kirkcaldy. — Sang or UNDERTAKING. — The Town 


Council's negotiations with the Fife Electric Power Co. for the 
sale of the municipal electricity undertaking to the company have 
been temporarily suspended—apparently because the Council is 
waiting to see what arrangements are to be made in connection with 
the formation of a Joint Electricity Board in Fife. 


Liverpool.— Dock Etecreirication.—Considerable pro- 
greas has been made with the electrification of certain parts of the 
Liverpool docks. The Hornby to Sandon Dock section, the first 

of the scheme for general electrification, will be completed 
shortly. All the main cables are laid, and the Canada sub-station 
is ready for connection with the Corporation mains. The erection 
of the Hornby station is completed, and the erection of converters, 
&o., is well advanced. The wiring of the sheds on the dock quays 
is now in progress, and about half the work is completed ready for 
use. The electrification of the Gladstone Dock system, has been 
decided upon, and the necessary contracts have been placed. 


London.—St. MARYLEBONE.—[In connection with the 
rovision of H.T. equipment and cables to the new premises of 
Muri Selfridge, the Electricity Commissionera have now sano- 
tioned the borrowing of sums of £2,(00 for mains and £4,400 for 
transformers and switchgear. The amount sanctioned represents 
approximately 80 per cent. of the sum applied for (excluding con- 
tingencies), and the Commissioners state they will be prepared to 
consider the borrowing of any further sum which may be required 

when the actual cost of the works has been ascerta ned. | 
STREET LIGHTING.—On grounds of economy. the City Cor- 
poration is being asked to authorise the reduction «f the number of 

lights in the principal City thoroughfares. 

Midland Electric 


Midlands. — BREAKDOWN. — The M 
Corporation for Power Distribution, Ltd., whose generating 


station is at Ocker Hill, issued a notice, on December 14th, 


to power consumers, stating that owing to a serious break - 
down at the station, involving two of the largest genera- 
tors, they were compelled to curtail supply. Power, they 
intimated, would not be available in Tipton, James Bridge, 
Brierley Hill, Quarry Bank, Lye, Stourbridge, Wednesbury, and 
other districts on Friday. December 17th, and Wednesday, the 
22nd, between 7.45 a.m. and 5 p.m. A covering letter stated that 
the plant had been fully loaded for some time past, and new plant 
had been ordered to meet the increased demand. The new plant 
should have been delivered some months ago, but owing to strikes, 
it had not been received. A further accident took place at the 
works on December 15th, curtailing still more the supply of energy 
to works in partsof the Black Country. Another letter was issued 
to consumers informing them that if they would agree to use 
only one-half of their motors, it would be possible for а con- 
tinuous supply to be given each day during the hours of 7.30 a.m. 
and 5.30 p.m. It was announced by the company on December 18th 
that а large majority of consumers having agreed to reduce the 
motors in use by 50 per cent., the daily supply of electricity would 
be resumed to that extent on December 20th. 


Nottiogham.— REPORT ON EXTENSIONS ADOPTED.—The 
Corporation, at its last meeting, adopted a report of the Eleo- 
tricity Committee, under which it is proposed to expend £1,193,000 
in carrying out the first portion of an extended scheme of local 
electricity supply. according to plans prepared by Mr. J. Н. Rider. 
It was proposed that, in sddition to the sum mentioned for the 
new plant. £30,000 should also be borrowed for the extension of 
undergrounl mains and outside service connections, it being 
explain. d that the annual amount.allocated for such work had 
already | een exp2nded, extra-high-tension mains having been laid 
to several large factories and warehouses.—Alderman А. Ball, 
Deputy Mayor, asked for an assurance that all the plant would be 
of British manufacture, as several municipal authorities had 
recently departei from this principle. Alderman Huntsman 
promised that the point should be very carefully considered. ^ 
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Plymouth. — Loan. — The Electricity ‘Committee is 
applying to the Electricity Commissioners for sanotion to borrow 
820,800, inoluding the following items :—1,000-Kw. converter 
with foundations, &c., £8,700; D.C. switchgear, £1.020; E.H.T. 
switchgear, £2,450 ; H.T. switchgear, £2,400; new switchboard at 
Prinoe Rock, £4,000. uU Ns 

Prestelign.— PUBLIC LianTING.— The Urban District 
Council has rejected a motion to rescind the re solution of August 
6th, giving permission to the Electric Light Co. to carry: elev- 
tricity services into the town. The proposer of the motion 
asserted that the company had not offered to supply electricity for 
public lighting, but a letter from the company stated that it would 
do во as soon as it was able to give the supply. „ „ Los 


Salford. — PROPOSED LARGE SrATTON.— A one and a 
quarter million pounds' scheme for the extension of the Corporation 
electricity undertaking was approved at a meeting of the Council 
on December 15th, and authorisation was given to the promotion 
of а Bill in Parliament to obtain stetutory powers to carry out the 
scheme. The Electricity Committee has purchased land on the 
banks of the river Irwell, where it is intended ‘to build a large 
station. The scheme for the extensions has been prepared by the 
borough electrical engineer, Mr. J. A. Robertson, and has received 
the general approval of the Electricity Commissioners, The 
station will take three years to build. 


Sonthport.—Protsest AGAINST Price DIFFERENCES.— 
At a meeting of the local branch of the Middle Classes Union a 
resolution was passed calling the attention of the Southport Cor- 
poration to the fact that considerable differences exiat in the 
charges for electric lighting between one trade interest and 
another, and protesting emphatically against such differences. А 
copy of the resolution has been sent to the town olerk. 


Spenborongh. — Loan SANCTIONED.—At last week's 
Соппой meeting it was announced that sanction had been received 
for the borrowing of 47,200 for electricity development purposes. 


Stourbridge.—ELEOrRICOIIT Districr.—On behalf of 
Stourbridge and Lye an objection has been lodged against a 
suggestion made by the Worcestershire County Council that these 
districte should be included in the South-West Midlands Electricity 
Distriot., It was pointed out that the present frequenoy of the 
A.C. supply in the district was 50 cycles, whereas the aupply pro- 
posed was 25 oycles; this would mean an enormous amount of 
alteration of plant. . 


Swansea.— EXTENSIONS.—At a meeting of the Elec- 
tricity Committee the town clerk reported that arrangementa 
between the Gellyoeidrim Colliery Co., Ltd., and the New Cwmgorse 
Colliery Co., Ltd., were almost ready for completion, and that it 
was necessary to obtain the consent of the Electricity Commis- 
sioners to the construction of a main transmission line from the 
generating station to the Amman Valley. The borough electrical 
engineer submitted «stimates and tenders for the construction of 
the necessary works, and it was resolved that application be made 
to the Electricity Commissioners for their consent to the arrange- 
ments, and to the construction of a main transmission line from 
the generating station to the Amman Valley ; and for their consent 
to the borrowing of the sum of £40,000 for the construction of the 
works. А 

Todmorden.—BREAEK DowN.—One of the largest generators 
in the Corporation electricity works broke down on December 16th 
owing to faulty insulation. It was stated that it would take at 
least a week to repair the machine. Several mills had to close 
down, while others could only run on alternate days, as the output 
of the rest of the plant was not sufficient to meet ordinary 
requirements. | 
` Torton.— LIGHTING CONTRACT.— Messrs. Wilson Hartnell 
and Co., Ltd., Leeds, have received the official order from the Urban 
District Council to carry out cable extensions and street lighting 
schemes to the extent of upwards of £20,000. 


Walsall.— LoAN.—At the meeting of the Town Council, 
on December 13th, it was decidéd to borrow £29,400 in respect of 
the electricity undertaking. | 


TRAMWAY AND RAILWAY NOTES. 


` Bradford. — ALLOCATION OF PROFITS. — At a recent 
City Council meeting, а resolution from the Society of Locomotive 
Engineers and Firemen objecting to the profits of the tramway 
undertaking being used for the relief of the rates, was read; 
they favoured the profits being used for the reduction of. fares 
and extension of the present tramway aystem. The matter was 
referred to the Tramways Committee. . i 


Brazil.ä— RAILLWAT ELECTRIFICATION. — According to a 
cable received by the Department of Overseas Trade from the 
Commercial Secretary to H. M. Embassy in Rio de Janeiro, Congress 
has authorised the expenditure of 60, (OO contos (at present exchange 
approximately &2,900.0‹0) on the electrification of the Central of 
Brazil Railway, which is owned and operated by the Brazilian 
Government. No details are at present available, but United 
Kingdom firms requiring father particulars are recommended to 
get into touch with the Inspectoria Federal das Estradas, Ministerio 
da Viacao e Obras Publicas, Rio de Janeiro, or with the Commercial 
Secretary to H.M. Embassy at Rio de Janeiro. 
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Continental, —ITALY.—By the inauguration, on Novem- 
ber 9th, of the Turin-Bussoteno section, the entire line from 
Turin to Modena, begun in 1919, has been completely electrified. 
It is now possible to travel electrically through the Simplon Tunnel 
direct from Rome to Paris. International communications will be 
still further advanced when the sections Turin-Genoa-Spezia, now 
actively under way, are completed. 

Recent progress made in the use of continuous current at high 
pressure, and the resulta achieved abroad, induced Italian engineers 
to study a system hitherto unknown in Italy, and the first electric 
railway designed and started sinoe the conclusion of the Armistice, 
аз also the first electric railway on the continuous-current system 
in Italy, is now in active oonstruction, but will not be working 
before the summer or autumn of 1922. It is the Rome to New 
Ostia Electric Railway. The length of the railway line ія 24°3 km., 
with a branch line of 4'3 km. Continuous current at 2,400 volts is 
supplied to the railway. The choice of 2,400 volts was made 
because considered sufficient to feed the whole network from a single 
sub-station without any considerable fall of pressure on the lines. 
The sub-station is situate’ centrally about 15'8 km. from Rome, 
and at about the highest point of the track. The energy will be 
supplied in the form of three-phase alternating current at 30,000 
volta and 40 cycles. The rolling stock will consist of trains of six 
coaches drawn by locomotives, with supplementary tráilers and 
auto-motors for pericds of slack traffic and the winter season. 
The motor. cars will be like those on the Torino-Lanzo Cerea line, of 
a total power of 920 H.P, with a mean speed of 60 km. per hour 
on the level. The auto-motors will have a power of 95 H.P., having, 
with two trailers, a speed of 60 km. per hour on the flat. Both 
locomotives and auto-motors will be fitted with pantcgraph current 
collectors, automatic adjustable brakes, and other security 
apparatus. The special features of the installation, says Г’ Elec- 
trotecnica, make it an exoellent model for the much-debated 
electrification scheme of the Italian railways. 


SwEDEN.—The special Committee appointed to inveatigate the 
question of the electrification of the Swedish railways is expected 
to conolude its labours about the beginning of February next yeer, 
апа tbe actual work will probably begin during the same year.— 
Reuter's Trade Service (Stockholm). 


Cork. — TRAMcAR DesTROYED. — During the recent 
inoendiariam in the ойу, a tramcar which had been abandoned in 
one of the streets affected was destroyed by fire. The accumulation 


of débris on this route caused a suspension of traffic for a consider- 
able time. 


Dorham.—Protest AGAINST TRANSPORT ScHEME.— 
Under the auspices of the Middle Classes Union, a public meeting 
was recently held at Durham to protest against excessive expendi- 
ture by local public bodies, the Durham County Council in particular, 
The Council's big passenger transport scheme came in for severe 
criticiem, being strongly condemned as unnecessary and extravagant. 


Edioburgh.—Suprty RETUSED To Tramway Co.— 
The Electricity Committee, after considering an application from the 
Musselburgh Tramways Co. for a supply of electric power, decided, 
in view of the present demands of the city, that it could not grant 
the request at present. 


Lancaster. — BREAKDOWN.— Owing to the breakdown 
of a generator at the Corporation electricity works, it was found 


necessary to suspend temporarily the tramway services between the 
hours of 3.30 and 5.30 p.m. 


London.—New Merropourran Trains.—A new train 
was brought into service on the Metropolitan Railway, on 


December 16th. In this train—the first of a number actually: 


under coustruction—the company is dispensing entirely with the 
end vestibule, and is utilising the space thue saved to give added 
seating accommodation, and providing in lieu three sets of 
wide double doors, evenly distributed along the car. Each car 
contains seats for 50 pswengers, arranged transversely on both 
sides of a spacious a:sle. Strap-hanging has been completely 
abolished, and in its p. soe steadying rails" are conveniently 
placed. Another innovation i; a glass screen flanking each door, 
which, in addition to giving passengers immunity from draught, 
has the effect of breaking the car up into a series of semi-compart- 
ments. The heating, ventilation, and smooth running show a 
marked improvement on previous types, and special features include 
the dome roof and the softening of lights, obtained by the use of 
opal reflectors. Delivery of further cars will be made at regular 
intervals, and from now onwards there will be a gradual approach 
to the company's objective of increasing the present seating 
accommodation by 20 per cent., which, based on present traffic, 
will approximate over 100,000 additional seats daily.— Daily 
Telegraph, 

New BAKERLOO ROLLING STOCK.—On December 20th eight 
new cars were put into service on the ‘ Bakerloo” Under- 
ground Railway. It isstated that an additional 4,888 seats per day 
will thus be provided. 


Manchester.—Curistmas SToPPAGE.— Manchester, for 
the third year in succession, is likely to have no tramcar service 
on Christmas Day. The employés have refused to work on that 
day, and even offers of double pay for & five-hour shift have failed 
to tempt them to alter their decision. 


Perg.—SToBAGE-BATTERY TRAMWwAY.—The Peruvian 
Government has granted а 60-year concession for the construction 
and operation of & standard-gauge electric tramway, which will 


run from Lima to La Punta, a distance of seven miles, The cars 
to be used will be of the storage-battery type. It is stated that 
the new company will have a capitalisation of about $1,000,000, all 
of which has been subscribed by Peruvinns.— Electrical Review 
Chicago). 

Rochdale.—L. & Y. Ramway ÉLECTRIFICATION.—T he 
General Purposes Committee of the Town Council has deoided to 
support the Oldham Corporation in its efforts to induce the 
Lancashire and Yorkshire Railway Co. to eleotrify its line from 
Rochdale through O!dham to Manchester. 


Sunderland. — ARRANGEMENT WITH CoxPANY.— The 
Town Council has agreed to an arrangement with the District 
Tramway Co. for through-running of the company's cars over the 
Corporation route to the centre of thetown. Workmen s fares are 
to be abolished, despite an appeal on behalf of the workmen for а 
compromise by increasing workmen's fares 50 per cent. 


Walsall. — New CARS. — The Tramways Committee 


. recommends that application be made to the Ministry of Transport 
. for sanction to borrow 422,558, the cost of 10 new tramcars. 


Wimbledon and Sutton Rallway.— The Minister of 
Transport has extended the time until July, 1922, of the Metro- 
politan District Railway Act, 1915. for the construction of the 
railways and works authorised by the Wimbledon and Sutton Railway 
Act, 1910. 


TELEGRAPH AND TELEPHONE NOTES. 


France,—The large Lafayette wireless station at Croix 
d'Hines, near Bordeanx, which was built by the U.S. Navy during 
the war, and which was handed over to France some time ago, as 
already reported in this column, was formally presented to the 
French Government on December 18th by Admiral Mayruder, on 
behalf of the American Ambassador. The station has а radius of 
7,000 miles, and consists of a central transmitting station and eight 
receiving towers ovar 800 ft. high arranged over, an area of 
100 acres.— Zhe Times. 


Italy.—Nsw WIRELESS STATION.— The plans are in 
course of rreparation for the erection of a high-power wireless 
station at Fiume, and the work of erection is expected to be taken 
in hand very shortly. 


SHIPS WIRELESS. — At a recent meeting of the Commission 
nominated to report on the obligation imposed during the war on 
certain ships of the Mercantile Marine to carry wireless apparatue, 
the advisability of extending the regulation to embrace almost 
all merchant ships was urged. The obligatory use of wireless 
stations and the carrying of skilled wireless operators, in the 
numbers prescribed by the International Convention of London, 
1912 and 1914, were also advocated. 


THE ITALIAN GOVERNMENT DECREE 243. of February 9th, 
1919, is steadily remedying deficiencies in the matter of te'e- 
phone facilities. The decree gives the right to communes, or 
sections of communes with populations not under 1,000, to 
claim installations. The Provinces of Bergamo, Aquila, and 
Teramo, through their officials. are among the latest appli- 
cants, and the plane are now being drafted. 


Telephone Rates. —SELNCT CowutTTEE'S REPORT. — 
The Select Committee of the House of Commonsthat was appointed 
to consider the revision of telephone rates has comp'eted ite report. 
According to the Monning Post, the Committee has adopted in the 
main the recommendations of the Departmental Committee. The 
view is accepted that payment for the telephone service should be 
proportionate to the use made of it, and the Committee 
thinks this сап be best carried out by an annnal rent, plus 
a rate charge for each call The rentals suggested vary 
according to the character of the area, but are generally 
about £7 or £8, and a charge of 14. for each call is proposed. 
No difference is to be made between the telephones ia private 
houses and telephones on business premises The Committee, 
in recommen ling the abolition of the unlimited message, or fist, 
rate for the hire of telephones, has added, says the Daily Mail, 
a proposal that an instrument to record the number of calls made 
should be attached to each telephone, so that the subscriber may 
have an effective check on the number of calls for which he is 
charged. In answer to & question, the Assistant Postmaster- 
General informed the House of Commons that, as a preliminary 
atep to the introduction of revised telephone charges, each existing 
contract would be determined by three months’ notice. Each 
subscriber would receive а full statement of the new rates, and а 
fresh form of agreement for consideration some weeks at least 
before his present agreement expired. 


Trans-Atlantic Wireless. — INcREASED RATES. — On 
account of the increased landline rates in this country and in 
North America, Marconi's Wireless Telegraph Co., Ltd., will raise 
its charges for ordinary full-rate trans-Atlantic wireless telegrams 
by ld. per word as from January lst next. Press rates will remain 
unaltered. 
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United States. —Oommunications CONTERBNOCS.—W hile 
the Communications Conference has achieved nothing as far as the 
future disposition of the ex-German cables is concerned, a modus 
ritendi, under which the present handling of the cables will ogn- 
tinue until March 15th next, was reached on December 13th, as 
announced in our last issue. Meanwhile, deliberations will con- 
tinue, the respective Ambassadors of the participating countries 
replacing the delegates, who will return and to their 
Governments. It was also agreed that as from January 1st, 1921, 
careful accounting may be kept of profits or losses of the cables 
affected, so that such should be divided proportionately among the 
five Powers according to the terms of whatever agreement is finally 
reached.— Reuter’s Trade Service (Washington). 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the ond of the А indicates 
the issue of the ae eae ui which the ' Oficial 


Netios " appeared.) 


OPEN. 


Australia. — QUEENSLAND. — January 26th, 1921 
P.M.G.'s 8 Telephone apparatus and parts. Schedule 
Oth.) 


509. (December 1 

SvDNEY.— January 31st. Municipal Council н.т. and L.T. 
cable (specification No. 628). Electric Lighting Department, 
Town Hall, Sydney. 


Belgiam.—ANTWeRP. January 11th. Installation of 
electric light in the bonded warehouses at Antwerp. Oopy of the 
specification in French oan be seen up to December 24th, at the 
Department of Overseas Trade (Room 48), after which date it will 
be available for loan to firma in the provinoes. 

December 27th. The municip.] authorities of Schaerbeek, 
Bruesele For the supply of 122 section-boxes and 230 junction- 
boxes in connection with the local electricity supply undertaking. 


Blackpool. December 81st. Borough Council. Elec- 
trical wiring and fitting of the houses on two sites in connection 
with the municipal housing scheme; 164 houses on the Layton 
Estate, 246 houses on the St. John's Estate. (December 17th.) 


india.— MEERUT. — January 17th, 1921. Government 
of United Provinces hydro-electrical installation. Generating 
station equipment, inoluding workshop equipment, H.T. trans- 
mission and distribution (overhead equipment, including poles), 
sub-station equipment, pumping station equipment and piping, &c. 
Mr. G. McHoey, sanitery engineer to the Government, United 
Provinces, Allahabad. — Rewer's Trade Serrice (Bombay). 


Leyton.— January 11th, 1921. Urban District Council, 
Electric wiring of 142 houses on the Barclay estate. (December 10th.) 


London.— BATrESKA.— January 5th. Borough Council 


Electricity Department. Pipework for a 5,000-Kw. turbo-alter- . 


nator. (December 17:b.) 


H.M. Office of Works, January 6th. Six months’ supply of 
electric wire and cable. (See this issue.) 


Manchester.—January 24th. Electricity Committee. 
Six motor-driven circulating water pumps; three motor-driven 
boiler feed pumps and one mo‘or-driven pump for weight-tank 
sump. (See this issue.) 


Natal.— DURBAN.— January 26th. Corporation. Supply 
of telephone cable, paper sleeves, concrete pipes, and various 
telephone and eous aocessories and materials. 

February 16th. One I, COO kw. rotary converter with trans- 
formers and switchgear. Specifications of the above may be 
consulted on applícation to the Department of Overseas Trade, 35, 
Old Queen Street, E.C. 


New Zealand. — NAPIER. — January 17th. Borough 
Oouncil. One 500-Kw. electric generating set. Copies of the 
specifications and blue prints may be seen at the Department of 
Overseas Trade, 35, Old Queen Street, S.W. 


AUCKLAND. February 22nd, 1921. City Council. One 3,000- kw. 
H.T. turbo-alternator; two 5,000-KW. H.T. turbo-alternators ; four 
1,500-Kw. rotary converters; four 500-Kw. rotary converters, 
switchgear and transformers ; four water-tube boilers, conveyor, 
pumps, pipework, н. and L.T. cables, (December 17th.) 


Paisley.—December 27th. Town Council. The electric 
lighting work in connection with the Whitehaugh housing scheme. 
Master of Works, 13, Gilmour Street. 


Portrush. — January Ist, 1921. Urban District 
Council Electricity Department. Gas plant, engines and dynamos, 
booster and balancer, switchboard, accumulators, overhead and 
underground cables, (December 10th.) 


Rhodesia. — SALISBURY. — January 18th. Municipal 
Council, Electric generating plant, switchgear, cable and con- 
verters. Specification (£3 За.) from the Council's Consulting 
Engineer, Royal Chambers, Johannesburg. 


South Afric4.—JoHANNERSBURG.— January 18th, 1921. 


Trade, 35, Old Queen Street, 8. 


CLOSED. 


Dublin. — Great Northern Railway Company of 
Ireland. Oontract for six months for Schedule Ко. 15, items 11, 
12, 13, lead-covered wire. Items 23 to 296 (inclusive) of overhead 
line wire and tinned copper combined wire.—The Edison Swan 
Electric Co., Ltd. 


Logdog.—BATTERSEA. — Electricity Undertaking Com- 
mittee. Two 450-Kw. mercury vapour rectifiers for the Nine Elms 
sub-station, £7,903.—Power Rectifiers, Ltd., recommended. 

HAMMERSMITH., Electricity Committee recommended bulk 
supply to Chiswick Electricity Supply Corporation, Ltd. 
375 yd. 075 sq. in. E. H. T. cable. 


Western Electric Co., Ltd. (recommended) .. „© оо — ROSE 
Callender's Cable and Construction Co, Ltd. е "T ee 654 


STOKE NEWINGTON. — Electric Lighting Committee recom- 
mended additional converting plant :— 
500-K W. converter and transformer. 


Power Rectifiers. Lid. oe ee ee ee ee se oe £7,448 

B uce Peebles & Co., Ltd. oe d аР 5,069 

Metropolitan- Vickers Electrical Co., Lied. sö эө ee 4,069 

General Electric Co., Ltd. — 4.051 

English Electric Oo., Ltd... d .. 8,965 

Sonth Africa. — JOHANNESBURG. — — Municipal Council. 
Aocepted :— 


Three 160- кт. transformers and one set of coils, 21,277. Six 150 Kw. 
transformers and two sets of spare coils, £2,485. Six 100-xw. trans 
formers, £1,66 3.— Battle & Co. 

1,500 sets of 25.amp., 250-v., cut-outs, £902.—W. T. Hen'ey's (S. A.) Telegraph 
Works Co., Ltd. 

150 seta of 50-amp., 460-v., cut ou!s.—British Agencies, Ltd. 

50 sete 100-amp., 460-v., cut-outs, £55.—8. Thompson. 

Owing to the failure of the Griffia Engineering Co. to fulfil the contract 
for unarmoured cable at £7,081, the Council has acoepted the next 
lowest tender of £7,671 of the Telegraph Manufacturing Co. 


FORTHCOMING EVENTS. 


Institution of Great Britein.—At Albemarle Street, W. At 8 pm. 
Christmas Lectures— The Haunts of Life —by Prof. J. Arthur 
Thomson :— 

Thursday, December 80th.—*'* The School of the Shore.“ 

Saturday, January  1st.—'' The Open Sea. 

Tuesday, January  4th.—'' The Great Deeps,” 

Thursday, January 6th.—'' The Fresh Waters.“ 

Saturday, January Sth.— The Conquest of the Land." 

Tuesday, January lith.—'' The Mastery of the Air.” 

Junior Institut 


ion of Engiacere. Коба ; December 81st. At Caxton Hall, 
рон, S. W. At8 p.m. Lecturette on Drying Plant," by Mr. 
‚ А. iott. 


NOTES. 


A Happy Christmas to Our Readers.—Granted that 
difficulties and dangers beset this country on every hand, and that 
1931 will open with lowering clouds over our industries and our 
State—are we down-bearted? A thousand times, No! Во far, we 
have successfully mastered each new trouble, and we shall in like 
manner triumph over those which yst are to come. A nation which 
could rise to the heights of determination and devoted service by 
which it won the great war will never go down before a minor 
threat. Let us count our blessings," and look forward to the 
time when peace shall reign within and without our borders 
" among men of good will“; and in that mood let us put aside our 
troubles and secure for ourselves & happy Christmas, by the 
sapi but effective, method—that of striving to make happy those 
around us, 


Artificial Dayilght.—Following upon an article dealing 
with the “Sheringham device for producing a light approxi- 
mating to daylight, Mr. M. Luckiesh, of Nela Park, Cleveland, Ohio, 
writes to the editor of the Electrical News, of Toronto, depre- 
cating the idea. He states that he tried this method about eight 
years ago, but abandoned it in favour of the straightforward 
method of modifying the light by selective transmission. Mr. 
Luckiesb's company has had on the market a so-called artificial 
“north sky light" colour-matching unit for the last seven years, 
and millions have been manufactured and installed. 

In connection with this subject it is of interest to note that a 
number of ‘ Sheringham" daylight reflectors were used at the 
recent Advertising Exhibition, for the purpose of exhibiting in 
their true colours advertising posters on certain stands. 


U.S.A. War Laws.—The American House of Repre- 
sentatives has passed the Volstead redolution by which the war 
laws are repealed ; it does not, however, the state of war 
which still exista between the U.S.A, and Germany. 
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Transport оѓ. Refrigerated Produce.— For the transport 
by road of refrigerated produce, especially. meat, Mr. Н. M. 
Dunkerley, addressing a meeting of the Cold Storage and Ice 
Association at the Royal Society-of Arts on. December 17th, 
strongly advocated the use of electrically propelled vehioles, 
especially in view of the present high cost of petrol. Admitting 
that the accumulator vehicle had very definite limitations, he con- 
sidered it the most economic and suitable for distribution in towns. 
It could not travel with the speed of a petrol lorry, it could not 
operate over a bigger radius than 12 miles, and it could not do 
more than 35 miles in one day unless it returned to its base for a 
freshly charged accumulator ; but this was only a five minutes’ 
job properly arranged, self-lifting trolleys to take off the old 
battery and bring up the new. At the same time, it was very 
handy in traffic ; it was the simplest vehicle to drive; the insuradce 
charges were lower than for any other vehicle of like capacity, and, 
if intelligently looked after, the battery was good for five years’ 
continuous use when of the lead type and for eight or ten years 
when of the nickel type.— Morning Pust, 


Educational.—The annual report on the 124th session 
of the Royal Technical College, Glasgow, has just been published. 
The first part of the report pays а tribute to those members of the 
College who gave their lives in the eervice of the Empire, and an 
illustration showing one side of the beautiful war memorial ereoted 
forms the frontispiece ; 287 officers and 328 N.C.O.'s and men who 
were students or members of the staff made the sacrifice, as far as 
is known, surely a splendid record. А list of 609 war honours 
awarded is shown in detail, and three V.C.s head the list. Lists of 
degrees and diplomas, enrolments, donations to the New Develop- 
ment and other funds, gifts of apparatus and material, &o., are 
given in full. 

Finsbury Technical College, which the City and Guilds of London 
Institute proposes to close next J uly through want of funds, is 
steadily gathering strength. 'The Defence Committee has already 
secured more than 6,000 signatures to the petition for reconsider- 
ation of tbe matter. Prominent employers in the engineering and 
chemical industries are in favour not only of retaining the College, 
but of its better endowment and equipment. A conference of 
these gentlemen with well-known men of science was held 
recently, and their views will be laid before the Institute 
authorities. 

The Councils of the Institutions of Mechanical and Electrical 
Engineers are also considering the subject, and it is likely that a 
publio statement of the claims of the College will shortly be 
issued.— Morning Post, 


The Long-suffering Lampholder.—A month or two ago 
we protested in a “ leaderette," bearing the above heading against 
the increasing practice of employing lampholders to supply power 
to a multiplicity of domestic appliances. In the U.S.A., in spite of 
tho Society for Electrical Development and “ oonduleta," out- 
lets" and other means of easing the lampholder's burden, little by 
little the load is increasing. The last (but by no means the least) 
of these straws " should prove effective in breaking many а lamp- 
holder's' back." This device, described in the Electrical News, of 
Toronto, is being placed on the market by an American firm. It is 
quite à new idea, but this feature is hardly sufficient to secure its 
redemption ; it is a pendant heater designed “ especially for chilly 
rooms," constructed with heavy mica insulation and & nickel case. 
Its weight and size are not given, but it bas a 660-watt loading, 
which indicates a weight of a pound or two. Thus in addition to 
the electrical load, which is quite severe enough, there is also the 
weight of the heater to be borne. It is users of this sort of 
apparatus who condemn the lampholder (and incidentally the 
suppliers) as worthless if it breaks down under а load which it was 
not made to bear. This example will serve to awaken dealers in 
electrical goods to the necessity for urging upon customers the 
proper use of the lampholder, instead of remaining indifferent so 
long as the goods are sold, 


Service Note.—A wireless telegraphy course for officers 
of the Royal Corps of Signals will assemble at the Signal Training 
Centre, Maresfield, on February 7th, and terminate on April 4th. 
The course is intended for captains and subalterne who have not 
attended a short wireless telegraphy course or the wireless tele- 
graphy portion of the Royal Corps of Signal Officers' qualifying 
course, Applications for vacancies should be forwarded by Com- 
mands to the War Office as early as possible.— Morning Punt. 


Static Electricity in Belts.—A correspondent of Power 
reports a case of excessive static electricity occurring in a textile 
factory. The machine concerned was a 15-H.P. motor fixed to а 
‘platform suspended from a wooden ceiling. The frame of the 
motor was not earthed, the only electrical connection being that 
of the leads. It was observed that flashing between the stator and 
rotor took place at intervals of from four to ten minutes, and on 
dry days was very pronounced. The motor was tested for ordi- 
лагу faulta, but nothing was found out of order. Finally, the 
flashing affected the stator insu'ation, and the motor was burned 
out. A spare motor was fitted immediately, but still there was 
the same amount of flashing ; but when at last the frame of the 
machine was earthed, the trouble ceased. The writer then pro- 
с eded to devise a means of collecting and disposing of the "statio" 
from the belt. This was effected by installing a comb consisting 
of fine springs, which rested lightly on the belt and collected the 
accumulated charge and conveyed it through an «arth wire to the 
ground. This device is now generally installed in the plant 
mentioned by the writer, and ia a very effectivesubetitute for the usual 
^nmid fying plant. l 


Relation or Coincidence ?—Mr. Carl Hering, writing to 
Science, announoes that he has disoovered that if the present 
connecting link between chemical and electrical quantities, the 
electrochemical equivalent of silver 0°00111800 gramme per 
coulomb, were only about ‘3 of 1 per cent. higher, the following 
curious relation would be true for all the elements :—Grammes X g 
= 10 X coulombs x atomic weight/g in which g is the acceleration 
due to gravity, 980°597. The faraday (the number of coulombs рег 
gramme ion) would then be equal to 02/10 = 96,157, now generally 
taken as 96,500. It was thought that perhaps the elimination of 
all terrestrial factors such as atmospheric pressure, temperature, &o., 
from the value of the electrochemical constant might raise its 
value by this small amount of ‘3 of 1 per cent., but reliable 
authorities do not consider this probable. Mr. Hering says: 
"Unless this very slight disorepancy can be adjusted, it would 
seem that this curious relation is a mere accidental coincidence of 
numbers," but he thinks it not unreasonable to believe that new 
and unexpected relatious may be found to exist between mechanical, 
electrical, and chemical constants, 


Fatality.—On December 17th, John Chapman, an 
employé at the Ardenrigg Colliery, near Airdrie, received a fatal 
electric shock from a coal-cutting machine. While disconnecting the 
machine from its circuit, he came into contact with a live part. 


Parilamentary.—In the House of Lords on Tuesday, 


Deoember 14th, the Women, Young Persons, and Ohildren's (Em- 
ployment) Bill was read a third time and passed. 


Appointments Vacant.— Electrical inspector (.£5 +), for 
the City of York Electricity and Tramway Department ; plumber- 
jointer, for the Salford Corporation Electricity Department ; meter 
fixer tester (94s.) for the Bacup Corporation Electricity Depart- 
ment ; shift engineer, for the Falkirk Burgh Electricity Works ; 
overhead linesman (908.), for the Rawtenstall Corporation Tram- 
ways. See our advertisement pages to-day. 


. Correction,— With regard to bis contribution to the 
I.E.E. London discussion on Mr. Woodhouse's paper, Major A. M. 
Taylor informs us that an error orept into his statement relating 
to the anticipated eddy-current losses due to the rotating field at 
50 periods (see p. 776 of our Deoember 17th issue). He now with- 
draws his remarke, having indicated the correct resuits of the 
teste at the Birmingham discussion. It may also be explained 
that the tests referred to were not carried out by himself, but 


at his suggestion, and he was permitted to mention the results 
achieved. 


Centralising British Research.—The scheme to centralise 
the country's resources in chemical knowledge and research and to 
apply these to its needs, which has been slowly developing for 
about two years, will shortly be set in motion, when an appeal for 
financial support, already drawn up and approved and at present 
in the hanas of Lord Moulton, until lately Director- General of 
Explosive Supplies, will be circulated among all the chemical firms 
in the country and {о private individuals who recognise the impor- 
tance of chemistry to the building up of the industries of the 
Empire. The sum required is à 500,000, and it is proposed to devote 
it to the building and equipment of a Central House to accommodate 
the principal chemical organisations in the country, of which the 
chiet are the Society of Chemical Industry, the Institute of 


' Chemistry, and the Chemical Society, and to produce and distribute 


literature. It is proposed that tne Central House shall be in 
London.— The Times, | , 


Civil Aviation.—Tbe third report on the progress of 
civil aviation covering the six-monthly period from April 156 
to September 30th, 1920, which was issued as a White Paper 
on December 10th, signed by Sir F. H. Sykes, controller- 
general of civil aviation, shows that our air organisation has 
been improved to meet the steady increase in commercial air 
trafic. The total number of. machine miles, 659,600, is a 
large increase on the figure for the previous six months. The 
aggregate machine mileage since May, 1919, is well over a 
million miles. Similarly the number of passengers carried has 
increased to 32,345; goods have increased from 253 to 864 tons, 
while the number of departures and arrivals to and from the 
Continent has risen from 734 to 2,445, the value of imports 
from £131,615 to £376,606, and of exports from £63,743 to 
£168,300. The number of letters carried since the inaugura- 
tion of the mail service shows a. steady increase, especially on 
the London-Amsterdam service, and an efficiency of 76 per 
cent., 94 per cent., and 84 per cent. each has been obtained 
on the London-Paris, London-Brussels, and London-Amster- 
dam services respectively. The experimental lighthouse at 
Croydon has proved of value; two more are to be installed, 
one at Lympne and one midway between London and Folke- 
stone. Тһе civil aerodromes at Castle Bromwich, Manchester, 
and Renfrew will be similarly equipped. 

The wireless direction-finding apparatus installed at Croydon 
has proved its value, and the equipment of aircraft with 
wireless telephone apparatus is extending. Electric landing 
lights for indicating the direction for landing are being in- 
stalled at the Croydon aerodrome, and trials are being made 
at the same aerodrome to test the value of powerful search- 
lights as a means of helping pilots to locate the aerodrome. 
The installation of ground stations for wireless telephony and 
telegraphy has been continued. Investigations have been 
carried out to secure the illumination of landing grounds, as 
well as into the question of obtaining electrical instrumenta 
for indicating accuratelv to the pilot his position in relation 
to the aerodrome and his height above the ground. 


An’ А.С. Mercory-Vaponr Lamp.—A new form of high- 
voltage alternating-current meroury lamp developed by Henri 
was described recently in the Rerue Générale de Г Elec- 
tricité, In ordinary circumstances it is only possible to run such 
lamps on an alternating supply by the use of special electrodes, 
M. Georges, however, overcomes the difficulty by introducing neon 
gas into the tube, which is of quarts. | 
The lamp is connected to a 110/3,000-volt transformer and when 
first awitohed on exhibits the charaoteristic spectrum of lumi- 
nescent neon. This, however, is quickly replaced by the meroury 
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INSTITUTION NOTES. 


Institution of Electrical Englneers.— At the last meeting of the 
Institution, the President, Mr. Ll. B. Atkinson, announced that Mr. 
André Blondel had been 
at the second informal meeting, which is to be held towards 
the end of January, certain suggestions and propositions con- 
nected with the activities of the Institution, which were raised 


The Council's proposals for the increase of subscription rates 
which were passed after full discussion by a large majority at a 


opposed, а second set of proxy papers was issued to members, but 
по serious opposition was raised at the confirmatory meeting. The 
cost of isauing the two sets of proxy papers was stated to have 
been £120. 
BENEVOLENT FuND.—The Council of the Institution has received 
from Mr. E. M. Hughman, of Bombay. an offer of a donation of £250 
to the Benevolent Fund of the Institution, on oondition that 19 
similar donations are received before March 3186, 1921, The Com- 


Royal Society.—At the ordinary meeting held on December 9th, 
following papers were read .—" Double Refraction and 
Crystalline Structure of Silica Glass,” by Lord Rayleigh, F. R. S.; 
“The Effect of Asymmetry on Wave-Length Determinations," by 
Prof. J. W. Nicholson, F. R. S., and Prof. T. R. Merton, M. A.; “The 
Effect of Concentration on the Spectra of Luminous Gases,” by 
Prof. T. R. Merton, M.A.; “The Measurement of Low Magnetio 
Susceptibility by an Instrument of New Type," communicated by 
Prof. J. W. Nicholson, F.R.S. ; “Тһе Internal Energy of Infiam- 
mable Mixtures of Coal-Gas and Air after Explosion," communi- 
cated by Sir Dagald Clerk, F.B.S. ; and " Multenions and Differential 
Invariants,” communicated by Mr. W. B. Hardy, Seo. B.S. 


Institution of Post Office Electrical Engineers.—Mr. E. Н. 
Shaughnessy lectured to the Institution on the 13th inst. on The 
lopments of Wireless Telegraphy," features of the leoture 
being experiments with the Duddell singing aro, and a singing 
three-electrode oscillating valve. The lecturer mentioned that 
outside Great Britain, which bad moved rather slowly in the 
matter, the development of the aro had been very great, and ita 
utilisation considerable. Unless they in this country progressed 
more rapidly. they might be too late to avail themselves of the 
opportunities which presented themselves. 


Glasgow and District Radio Cinb.—A meeting of the club was 
held on December 15th. The chairman announced that а meeting 
would be held on January 5th, 1921, when he (Mr. Dewar) would 
give a short address on Wireless Telegraph Procedure,” giving 
examples of messages using Morse code records on а gramophone, 


lilumisating Engineering Soclety.—Mr. J. Herbert Parsons, 
C.B.E. F. R. O. S., M.B., D. So., has been elected president of the 
society in succession to Mr. A. P, Trotter. Mr. Parsons was the 
first Chairman of Council of the society, and has taken a leading 
part in the sections of ita work dealing with the influence of light 
on vision. He is a member of various departmental and otber 
Committees concerned with lighting and ita effect upon eyesight, 


The Physical Soclety of London and the Optical Soclety.— 
Societies’ annual exhibition, which is to be held on January 5th 
and 6th, 1921, at the Imperial College of Science, South Kensington, 
be open in both the afternoon (from 3 to 6 p.m.) and the 
evening (from 7 to 10 p.m). Sir W. Н. Bragg, K.B.E., F.R.S., 
will give a discourse on Sounds in Nature," at 4 p.m. on January 
Sth. Emeritus Prof. Archibald Barr, D.Sc., LL D., will give a dis- 
course on the Optophone—an instrument which enables the totally 
blind to read ordinary, print," at 8 p.m. on January 6th, and 4 p.m. 
on January 6th. After the discourse, a demonstration will be 
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given by а totally blind person. At 8 p.m. on January 6th, Prof. 

. R. Darling will give & discourse on Some Unusual Surface 
Tension Phenomena.” All the lectures will be illustrated by experi- 
ments. About 50 firms will be exhibiting, and a number of 
experimental demonstrations have been arranged. Invitations 
have been sent to the Institutions of Electrical and Mechanical 
Engineers, the Chemical Society, the Faraday Society, and thé 
Wireless Society of London, and the Róntgen Bociety. Members of 
the Societies mentioned desiring to attend the Exhibition should 
apply to the Secretary of their Society. Others interested should 
apply direct to Mr. F. E. Smith, F.R.S., Hon. Beoretary of the 
Physical Society, National Physical Laboratory, Teddington, S. W. 


— ——— 


OUR PERSONAL COLUMN, 


4 А , 
айо eleotrio tramway and rail officials, to keep readers of the 
BELmorRICAL REVIEW posted as to their movements, — | 


STOKE NEWINGTON Borough Council Electricity Committee ha- 
had under consideration the salary of the borough electrical engis 
neer (Мв. HANN), whose present remuneration under the formula 
adopted by the Council on July 15th, 1919, amounted to £517 per 
annum; the Committee recommends that Mr. Hann’s salary be 


In connection . with the Proposed extensions, the Committee 
recommends that the borough electrical engineer supervise the 
work, and that he receive as remuneration 23 per cent. on.the cost 
of the works carried out under his super vision. | 

The Finance Committee of the Perth Town Council has recom: 
mended that the salary of Mz. J. LAMBERT, Corporation electrical 
engireer, be increased by £50. | 

LiEUT.-COL. A. F, H. S. SIMPSON, C.M.G., R.E. (retired), late 
Director of Wireless, Indian Government, has been appointed to a 
eeat on the Boards of Marconi's Wireless Telegraph Co., Ltd., and 
the Marconi International Marine Communication Oo., Ltd, He 
has aleo been appointed а joint general manager of both companies 
in addition to the present joint general managers—HMr. Н. W. Allen; 
F. C. I. S, and Mr. W. W. Bradfield, C. B. E. M 

At a complimentary dinner given on the 14th inst., studenta of 
the Engineering Department of the University College of South 
Wales and Monmouthshire presented Pror. F. BACON with a 
handsome solid silver rose bowl, as a token of affection and esteem 
on the occasion of his departure for Swansea. Speeches eulogising 
the work done by the Professor during the seven years he has 
Occupied the Chair of Engineering at Cardiff, were. made by 
Mr. J. Dyer Lewis, President of the South Wales Institute of 


‘Engineers ; Mr. David E, Roberts, President of the Cardiff Students' 


Association, and Mr. Arthur Ellis, last year's chairman of the 
Western Section of the Institution of Electrical Engineers. 


engineer to Mesars. Diok, Kerr & Co., was presented with a silver 
tea and coffee service, hot water bottle and stand, and silver tray, 
in recognition of his services for 19 years as works manager. Mr, 
J. Taylor presided, supported by Mr. W. Rutherfoid, managing 
director ; Mr. В. Livingstone, manager of the Preston Works ; Mr. 
H. B. Player, commercial superintendent; Mr. A. D. Salisbury, 
general foreman, &с. Mr. Rutherford, in making the presentation, 
mentioned that Mr. Connor was now transferring his services to 
the English Electric Co, 

Мв. A. FORSTER, tramway works manager at Btockton-on-Tees, 
who has been appointed general manager of the Stockton and 
Thornaby-on-Tees section of the route under the two Corporations, 
has been presented by the employés with а silver rose bowl, with 
а pair of vases for Mrs. Forster, | 

Mn. J. GARDNER, formerly with Messrs. Evershed & Vignoles, 


been appointed aesistant electrical engineer in the installation 
department of the Sunderland Forge and Engineering Co., Ltd. 


College School, where, in spite of the handicap of deafness, he 
Proceeding to Universit y College, he 


cables, and in 1875 he and Mr. Taylor took out a joint patent for an 
artificial line. Daring the next few years he successfully estab- 
lished duplex working on many long cables, using the Marseillea- 
Bona in 1875 and the Mareeilles-Malta via Bona cables in 1876 


applied. This was done with complete success by Dr. Muirhead 
and Mr. Taylor in 1878, The Working speed on this cable was 
about 100 letters per minute each way—nearly twice the speed of sim- 
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plex working. The receiver was the mirror galvanometer. After 
the death of his father in 1885, he took up consulting work. In 
1898 he married Mary Elizabeth, daughter of Mr. William Blom- 
field, of Upper Norwood, and settled at Shortlands, Kent. About 
1896 he became associated with Sir Oliver Lodge, and was 
jointly responsible for the Lodge -Muirbead system of wireless 
telegraphy. In 1904 he was made a Fellow of the Royal Society. 
In later years Dr. Muirhead took an active part in solving the 
problems in connection with transmission, retransmission, and 

on submarine cables, and a large number of patents 
dealing with this subject stand in bis name; he filed over 40 
patents in all, either alone or jointly, all dealing with electrical 
subjects. - 

I. С. F. PARKINSON.— The death occurred, on December 15th, 
of Mr. Charles F. Parkinson, of Morecambe, at the age of 56 years. 
He was the first electrical engineer to the Morecambe Corporation, 
from 1898 to 1901, and was then appointed in a like capacity at 
Paisley, where he served till 1918, resigning on account of failing 
health. 


Ма. W. ARBOUR.—The death occurred at Newoastle-on-Tyne, 
last week, following an operation, of Mr. William Arbour, chief 
electrician at Easington Colliery (County Durham). 
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NEW COMPANIES REGISTBRED. 


United Lamp-Black Works, Ltd. (171,969) .—Private 
company. Registered December llth. Capital, £150,000 in £1 shares (75,000 
* A " ordinary and 75,000 B " ordinary). Objects: To carry on the business 
of manufacturers and sellers of and dealers іп oil lamp black and other 
kindred products and by-products of oil; to acquire, erect, and establish 
factories and works for the manufacture and production of such black and 
roducts; and to acquire, on the terms of two agreements (1) with the 

eneral Electric Co., Ltd., and (2) with the Columbian Carbon Co., the 
Binney & Smith Co., and the L. Martin Co., the leases of the existing 
factories or works, goodwills of businesses, and other assets referred to therein. 
The subscribers are: T. Settle, 67, Queen Victoria Street, Е.С. 4, electrical 
engineer (1 “A” share); G. W. EORR. 6-7, Stonecutter Street, E.C. 4, 
London manager to Binney & Smith Co., New Jersey (1 “ B" share). The 
first directors are to be nominees of and persons interested in the General 
Electric Co., Ltd., or the Columbian Carbon Co., and the L. Martin Co. 
(who are the vendors and promoters). The first directors are: M. Soloman, 
Beaconstone, Burkes Road, Beaconsfield (managing director, Pirelli General 
Cable Works, Ltd., and director of Park Hall Pottery Co., Ltd.); T. Settle, 
90, Gloucester Square, W.2 (director of Radiator Tubes, Ltd., and The 
Direct Copper Production Syndicate, Ltd.); G. W. Holding, 57, Goring Road, 
Bowes Park, N.11 5 manager of Binney & Smith Co., New Jersey); 
G. C. Lewis, New rp, Staten. Island, New York (secretary of L. Martin 
Co., New Jersey). The two first named represent holders of '' A ordinary 
and the two last named holders of '* B ” ordinary shares. Solicitors: Wild, 
Collins & Crosse, Kennan's House, Crown Court, Cheapside, E.C. Registered 
office: 67, Queen Victoria Street, Е.С. 4 


Dawson Electrical Installations, Ltd. (171,999).—Private 
company. Registered December 14th. Capital, 23,000 in £1 shares. To take 
over the business of an electrical engineer and contractor carried on by 


oseph Dawson at 7, Henshaw Street, Oldham. The permanent directors are:. 


. Dawson, 91, Egerton Street, Oldham; J. Jackson, 172, Chadderton Road, 
орак. Secretary: J. Jackson. Registered office: 7a, Henshaw Street, 
am. 


Oliver Pell Control, Ltd. (171,946).—Registered Decem- 
ber 10th. Capital, £100,000 in 21 shares (25, 8 per cent. participating 
reference and 75,000 ordinary). To acquire certain assets of Oſiver Pell 
lectric and Manufacturing Co., Ltd., and the Varley Magnet Co., Ltd., and 
to carry on the business of electrical, constructional, consulting, telegraph, 
telephone and mechanical engineers, founders, smiths, machinists, &c. Mini- 
mum cash subscription, 7 shares. The first directors are: C. Oliver (chair- 
man), 3, Shepherd's Bush Green, Chislehurst, . Kent; W. M. D. Pell, Viggory 
Mead, Horsell, Woking; С. H. Barclay, The Chummery, Abbotsbrook, Bourne 
End; H. Denton, 60, Venner Road, Svdenham; B. Varley, The Laurels, 
Littleover, near Derby. Qualification, £500. Secretary: W. M. D. Pell. 
Reyistered office: Cambridge Place, Burrage Road, Woolwich, S.E. 


Dalton, Downes & Co., Ltd. (171,937).—Private com- 
pany. Registered December lOth, £5,000 in 200 preference shares of £10 
each and 3,000 ordinary shares of £1 each. То take over the business carried 
on at 37a, Fountain Street, Manchester, by Amedee А. H. Papillon as 
% Dalton, Downes & Co., and to carry on the business of manufacturers, 
exporters and importers of and wholesale and retail dealers in electrical and 
general vacuum cleaners, electrical apparatus, lamps and accessories, &c. The 
ermanent directors are: Amedee A. H. Papillon, 20, Bournville Avenue, 
Heston Norris; P. Trotman, 145, Washway Road, Brooklands, Cheshire; R. 
Hall, 138, Ford's Lane, Bramhall. Cheshire. The two first named are joint 
managing directors. Secretary: R. Hall. Registered office: 37a, Fountain 
Street, Manchester. 


OFFICIAL RETURNS OF BLECTRICAL 
COMPANIES. 


Baily Grundy & Barrett, Ltd.—Mortgage debenture dated 
December 7th. 1920, to secure all moneys due or to become due from com- 
pany to Lloyd's Bank, charged on the company's undertaking and property, 
present and future, including uncalled capital, subject to existing first mort- 
gage debentures. 


Ricardo & Co., Engineers, Ltd.—Particulars of £11,000 
debentures, authorised December Ist, 1920; whole amount issued; charged on 
companv's property, present and future, including uncalled capital, subject as 
to certain properties in Kingston-on-Sea and Lancing to existing mortgages. 


Runbaken Magneto Co., Ltd.—Particulars of £10,000 de. 
bentures, authorised November 27th, 1920, whole amount issued; charged on 
the companv's undertaking and property, present and future, including une 
called capital. 


White, Jacoby & Co., Ltd. (52.491).—Capital, £7,500 in 
£1 shares. Return dated October Ist, 1920. 5,794 shares taken up, £3,437 
paid, £2,357 considered as paid. Mortgages and charges: £1,320. 


Kalgoorlie Electric Power & Lighting Corporation, Ltd. 
(91.219).—C apital, £225,000 In 175,000 preference shares of £1 and 100,000 
ordinary of Is. Return dated July 8th. 1920. 150.000 preference and 100.000 
ordinary taken up. £3 10, paid up on 7 ordinary, 192.916 10s. considered 
as paid om the remainder. Mortgages and charged: £15,000. 


Delta Electrical and General Engineering Co., Ltd.— 
Particulars of £1,000 debentures, authorised November 16th, 1920; whole 
amount issued; charged on the company's undertaking and property, present 
and future, including uncalled capital. 


Hobart Manufacturing Co., Ltd.— Mortgage dated De- 
cember 7th, 1920, to secure all moneys due or to become due from company 
to Lloyd's Bank, Ltd., not exceeding £7,000, charged on Etna Works, Albert 
Road, Hendon. Holders: Lloyd's Bank, Ltd., Holborn Circus, Е.С. 

United Electric Tramways Co., Caracas, Ltd. (89,642).— 
Capital, £200,000 in £1 shares. eturn dated November 16th, 1920; 170,000 
shares taken up and £7 paid; £169,993 considered as paid. Mortgages and 
charges, £148,600. 

Railway Finance and Construction Co., Ltd. (72,015).— 
Capital, £100,000 in £1 shares. Return dated November 10th, 1920; 92.292 
shares taken up and £1 per share called up on 657 and 4s. per share on 
99,595; £6,576 paid; £85,716 considered as paid, being £l per share on 62,040 
and 165. per share on 29,595. Mortgages and charges, nil. 

Pacific and European Telegraph Co., Ltd. (36,683).— 
Capital, £100,000 in £10 shares. Return dated November 16th, 1920. All 
shares taken up; £4 per share called up and £40,000 paid. Mortgages and 
charges, £66,800. 
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NOTES. 


The ordinary general meeting of the 


CITY 


Eastern Eastern Extension Australasia and China 
Extension, ‘Telegraph Co., Ltd., was held on December 
Australasia 14th, at Electra House, E.C.. Sir John 
and China Denison-Pender, chairman, in moving the 
Telegraph adoption of the report and accounts, said 

Co., Ltd. it was hoped to hold the next meeting at 


a much earlier date. The enforced delay 
this year did not prevent the payment at the usual time of 
the final dividend for 1919, the total distribution being 10 per 
cent., free of income tax, against 8 per cent. for 1918. Com- 
pared with the pre-war year, 1918, the revenue of the past 
year showed an increase of over 300 per cent., but there had 
been a considerable addition to the working and other ex- 
penses. The principal items of increased expenditure were 
£109,000 in payments to the staff and other expenses con- 
nected with the war, £33,000 attending the maintenance of 
cables, and £115,000 for war taxation in the Netherlands 
Indies. The last of these items covered six years—1914 to 1919 
inclusive—but in connection with this taxation there was 
£70,000 of relief from excess profits duty in England and 
£13,000 for income tax at 6s., making the net payment for 
Netherlands Indian war tax only £31,000. They proposed to 
transfer £350,000 to general reserve fund, to make a further 
provision of £20,000 on account of investment fluctuations, 
making up the depreciation shown at the end of 1919 within a 
few thousand pounds, aad to carry forward £232,000. The re- 
tention of this large sum was due to the uncertainty regarding 
their taxation liability and the large expenditure required in 
the near future for developing and improving the company's 
service in the Far East. The additional cable they had ar- 
ranged to lay between Madras and Singapore was now in 


: manufacture, and was expected to be laid and opened for 


traffic early next year. The Great Northern Telegraph Co.'s 
through route to the Far East materially assisted in carrying 
the China and Japan traffic up to 1914, when it became in- 
terrupted and it was not yet restored. Consequently the com- 
any's cables were still carrying this traffic in addition to the 
arge increase in other directions, and additional capacity 
was now much needed. When the Great Northern 
route was again working they would be relieved of some of 
the traffic, but in any case the new cable would benefit the 
telegraphing public. They had therefore no hesitation in in- 
curring the expenditure for the additional cable between 
Madras and Singapore. The resolution was unanimously 
adopted; the usual formal business was transacted, and a vote 
of thanks to the chairman and directors concluded the pro- 
ceedings—Financtal Times. 


The 87th ordinary general meeting of 


Western the Western Telegraph Co., Ltd., was held 
Telegraph on December 15th at Electra House, E.C. 
Co., Ltd. Sir John Denison-Pender, the chairman, in 


the course of his address, said that the 
revenue from all sources had increased by a little over £719,000 
and this represented a greater volume of traffic with all the 
States of South America which were served by the company's 
system of telegraphic cables. A new cable from North Brazil 
to the Island of Barbados was laid in September last. A short 
time before, an expedition had started to lay the connecting 
cable owned by the Western Union Cable Co., from Barbados 
to Florida, there to join up with the vast landline system of 
the latter company in the United States. At almost the last 
moment, however, the American Government had refused to 
permit the Western Union Co. to land its cable on American 
soil. the objection being that the Western Union intended 
working in conjunction with the Western Telegraph Co.. a 
British company holding exclusive rights from the Govern- 
ment of Brazil for submarine cable communication. A re- 
grettable feature of this unfortunate incident was the active 
opposition of the British Minister at Washington, who went 
even further than the United States Government, and issued 
instructions to the commander of the British ship chartered 
by the Western Union Co. to lay this cable, not to proceed 
with the work. However, these instructions wers not sup- 
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ported by the Foreign Office, and the cable was laid, with the 
end buoyed outside the United States territorial waters, at а 
position agreed upon with. the United States Government. It 
was hoped that communication would shortly be made, but it 
might not be by the route originally contemplated. At the last 
general meeting the continued interruption of the original 
cable between St. Vincent, Cape Verde ыша, and Pernain- 
buco was referred to; there were two cables connecting these 
points—a large portion, amounting to nearly 1,000 miles, was 
last month very successfully renewed, and the cable was 
again in good working order. In the near future additional 
cables were to be laid on the Brazilian coast between Per- 
nambuco and Maraham, Pernambuco and Maceio, Victoria 
and Rio de Janeiro, and Rio de Janeiro and Santos. It was 
intended also to afford additional facilities to Santa Catharina 
and Rio Grande do Sul. An order had been placed for the 
necessary cable to renew the older section between Lisbon 
and Madeira; the existing cable had been laid some years, 
and would have been renewed before bad not the war in- 
tervened. This programme, with cable for stock, would entail 
a further expenditure of close on £1,000,000. The report and 
accounts were unanimously adopted, the retiring directors and 
the auditors were re-elected, and the proceedings concluded 
with a vote of thanks to the chairman, directors, and staff.— 

i The 80th ordinary general meeting of the 


Eastern Eastern Telegraph Co., Ltd., was held on 
Telegraph December 15th at Electra House, Finsbury 
Co., Ltd. Pavement, E.C. Sir John Denison-Pender, 


. the chairman, in the course of his speech, 
said that the gross revenue had reached a figure considerably 
in excess of any previous year in the history of the company, 
and was no less than £1,435,000 more than the pre-war year 
1313; the gross revenue shown in the accounts exceeded 
that of last year by £694,000, the total of the year under 
review having amounted to £4,059,000. This large income 
had not been earned without a very considerable increase in 
the working expenses, which were approximately £653 000 
more than for the year 1918. Abnormal conditions still pre- 
vailed, and expenses had not vet become so stabilised as they 
were before the war. The bulk of the increase was due to 
extra payments made to the staff, partly in the form of per- 
manent augmentations of the scales of pay and partly in the 
shape of temporary payments to meet to some extent the 
present abnormal conditions of life, but the earnings had 
enabled the firm to deal generously with ita staff. As fore- 
shadowed at the last meeting, a heavy programme of cable 
laving and renewals was contemplated. During the current 
year about £1,200,000 had been expended on additional cables 
from Malta to Alexandria and from Aden to Bombay, part 
of which would be charged to capital expenditure, as the new 
capital was specially provided for this purpose; but when the 
whole of the present programme was carried out a considerable 
sum would be charged against the general reserve fund 
according to the usual policy. Securities in which the reserve 
funds were invested showed a further heavy depreciation. in 
common with other concerns holding gilt-edged securities, 
and it had been consideréd advisable to allocate a further sum 
of £20.000 from the general reserve fund to the special fund 
set aside as a provision for this depreciation, which now 
amounted to £840,000. During the war regular customers had 
been subjected to many restrictions in consequence of which 
their commercial service had been hampered, and their tele- 
grams had been, and were still, suffering serious delay. Every 
eflort had been made to re-establish such a service for com- 
mercial correspondence as was generally acknowledged to be 
second to none in speed, secrecy ,and freedom from errors in 
transmission. A great improvement had already taken place, 
and when the whole of the additional cables ordered by the 
company and the Eastern Extension Co. were laid and work- 
ing it was fully anticipated that the public service would be 
even better than it was before the war. No better proof 
could be found of the wisdom of continuing the policy of 
maintaining a substantial reserve fund than from the example 
given, whereby large expenditure for new cable, &c.. had 
been provided for without increasing the capital to any serious 
extent. Every effort was being made to overcome the shortage 
of staff. so as to relieve present emplovés. The school had 
heen transferred to Hampstead, where the company had been 
able to more than double the accommodation for the training 
ef young men in the particular requirements of the service. 
Two hundred probationers could һе accommodated and trained 
at a time, and as they qualified and passed out to stations, 
others were engaged to keep the figure constantly up to that 
number. A pension fund for the staff was established some 
Years ago, to which the company and the staff contributed 
annuallv an equal percentage on the salaries. In order to 
assist the staff the company had relieved them of this burden. 
and now contributed the whole amount—the annual cost 
appearing under the heading “staff pension fund " in the 
revenue account, being £35.552, or over £12,000 more than 
last vear. Bv the desire of a large number of the staff an 
associated companies’ widows’ pension fund was also in process 
of formation. Tt would be supported by annual contributions 
һу the staff themselves. The hoards had decided to assist 
these members of the staff who elected to ioin the scheme by 
making an initial pavment of £38.000 to the fund. the com- 
many's proportion being £20,000. With a view to furthering 
the welfare of the staff the principal associated companies had 
decided to install a clubhouse and recreation ground.. A free- 


hold property with grounds of about ten acres attached, on 
the bank of the Thames at Twickenham, was secured some 
time ago and converted into a suitable clubhouse. Over 16 
acres of freehold land had been laid out as a sports ground. 
The capital sum to inaugurate the clubhouse and recreation 
ground, about £52,000, had been contributed by the three 
principal companies, the Eastern Telegraph Co. having agreed 
to find one-half the cost. The chairman proposed the re-elec- 
tion of the retiring directors, Mr. J. C. Denison-Pender, M.P., 
and the Rt. Hon. F. Huth Jackson. which was seconded by 
Lord Pirrie and unanimously agreed to. The auditors, Messrs. 
Deloitte, Plender, Griffiths & Co., were reappointed, and a vote 
of thanks to the chairman, directors, and staff concluded the 
proceedings.—F'inancial Times. 

Financial Times. 


The shareholders in Brown, Boveri and 

Increases in Co., of Mannheim, have sanctioned an 
German Capital. augmentation in the share capital of 

35,000,000 marks to 75,000,000 marks by 
the issue of 30,000,000 marks in 6 per cent. preference shares 
with single voting powers, and 5,000,000 marks of 6 per cent. 
registered preference shares each having 15 votes. e latter 
shares have been taken over by a banking and metallurgical 
group, and an embargo has been fixed on transfers to the 
end of 1930. 

The Elektrizitats A.G. vorm. Schuckert Ф Co., of Nurem- 
berg, proposes to make an issue of preference shares in 
connection with the projected community of interests with 
the Deutsch-Luxemburg Mining & Ironworks Co., the Gelsen- 
kirchen Colliery Co., and the Siemens & Halske Co. At 
resent the ordinary share capital of the Nuremberg company 
is 70,000,000 marks, and the issue of 6 per cent. preference 
shares is also to amount to 70,000,000 marks, the shares 
carrying simple votes and being of the cumulative type. 
long, however, as preference shares remain in the possession 
of ш community participation in the profits will be sus- 

nded. 

Pehe directors of the Siemens & Halske Co. have decided 
to raise the share capital by 134,000,000 marks to 260,000,000 
marks for the purpose of carrying into effect the contemplated 
community of interests under the title of the Siemens-Rhine- 
Elbe-Schuckert Union. The new issue is divided into 
130,000,000 marks of preference shares and 4,000,000 marks 
of ordinary shares, the latter bringing the amount of the 
ordinary capital up to 130,000,000 marks, or the equivalent 
of the ordinary share capital of the Deutsch-Luxemburg Co., 
which forms one of the community. As in the case of the 
preference issue of the Schuckert Co., the preference shares 
in the Siemens & Halske Co. will be exchanged between the 
members of the community; they are of the 6 per cent. type, 
and will not share in the profit distribution so long as they 
remain in the hands of the community. 

The French Cable Co.—The report for 1919 of the Com- 
pagnie des Cables Telegraphiques states that the receipts 
increased from 13,154,000 fr. in 1918 to 17,716,000 fr. last year. 
The year benefited from the restoration of two cables on the 
one hand, and on the other, from the placing in service on 
March Ist, 1919, of the former German cable between Emden, 
Faval, and New York, which was now between Brest, Fayal, 
and New York. Among the securities in portfolio the report 
mentions 9,725 shares in the Compagnie Générale de 
Telégraphie sans Fil, and 5,000 shares in the Compagnie de 
Télégraphie sans Fil of no specified value. The payment to 
be made to the State for the use of the former German cable 
was entered at 453.000 fr., but as the State methods of calcula- 
tion tended to be higher the sum of 440,000 fr. had been set 


. aside out of the credit balance of 6,597,000 fr. for 1919, with 


the object of harmonising with the Ministerial accounts of 
December 9th, 1920. It has been decided to pay a dividend 
at the rate of 28.63 fr. per ordinary share, 37.65 fr. on series 1 
shares, and 4.32 fr. on series 92 shares. 


Waygood-Otis, Ltd.—The directors announce that the 
results of the trading for the year ended September 30th are 
quite satisfactory, but owing to general financial stringency 
they deem it undesirable to distribute an interim dividend 
on the ordinary shares.—Financier. 


Manx Electric Railway Co., Ltd.—For the year ended 
September 30th, 1920, the gross receipts totalled £89,780, 
and gross expenditure £48,870, leaving £40,910, after deduct- 
ing £8,910 the debit balance brought forward, interest on 
debenture stock £9,000, interest paid on second mortgage de- 
bentures from October 1st, 1915, to March 30th, 1920, £5,072 
accrued to September 30th, 1920. 21.216, first mortgage de- 
benture stock £1,000, a balance of £15,712 remains. Prefer- 
ence share dividend for two years ended September, 1915, £35, 
is recommended, carrying forward £1,390.—Financier. 


British Vacuum Cleaner Co., Ltd.—Report for the year 
to September 30th 1990, shows net profit, after writing off 
depreciation of plant, &c.. £1,140, and loss on realisation of 
war stock investment £578, of £1,066. plus £777 brought for- 
ward, £1,250 has been placed to reserve, and £562 carried 
forward. : 


Crompton & Co., Ltd.—Interim dividend at the rate of 
7 per cent. on the preference shares for the six months 
ended September 30th, 1920. 
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Stock Exchange Notices.—Dealings in the fallowing have 
been specially allowed by the Committee under Temporary 
Regulation 4 (3) :— 

Radio Corporation of America.—Preferred stock, 5,000,000 
shares of $5 each, American and foreign certificates; and 
Common stock, 5,000,000 shares without nominal or par value, 
American and foreign certificates. 


The Eastern Telegraph Co., Ltd.—Dividend at the rate 
of 34 per cent. per annum, less inccme tax, on the preference 
stock for the quarter ending December 31st, 192); and the 
third quarterly interim dividend of 24 per cent. on the ordinary 
stock free of income tax. | 


Marconi's Wireless Telegraph Co., Ltd.—The directors 
announce a dividend of 7 per cent., less tax, on the 7 per cent. 
cumulative participating preference -shares, and an interim 
dividend of 5 per cent., less tax, on the ordinary shares. 


Manila Electric Railroad & Lighting Corporation.— Divi- 
dend of 14 per cent. for the quarter ending: December 3lst, 
1990, on the common stock. | | 


The Eastern Extension, Australasia & China Telegraph 
Co., Ltd.—Interim dividend for the three months ended 
September 30th, 1920, of 5s. per share, free of income tax. 


International Light & Power Co.—Dividend of 14 per 
cent., less British tax, on the preference shares for the 
quarter ending December 3lst. 


Marconi International Marine Communication Co., Ltd.— 
Interim dividend of 5 per cent., equal to 1з. per share, less 
income tax. | 


New Issue.—Bolckow, Vaughan Ф Co.—The recent issue 
of £1,000,000 first mortgage debentures has been heavily over- 
subscribed. 


Shawinigan Water & Power Co.—Dividend of 1} per cent. 
on common ‘stock for the quarter ending December 315. 


Kaministiquia Power Co. Stock.— Dividend of $131 per 
$100 share. 


STOCKS AND SHARES. 


Monbay EVENING. 

Stuck EXCHANGE conditions go from bad to worse. Each day 
that brings nearer the end of the year also brings with it fur- 
ther liquidation. The failure of Farrow's Bank led to acute 
flatness in War Stock and other gilt-edged issues. People 
with money—Christmas is a time of charitable assumption —, 
are not spending it in stocks and shares, and every seller 
seems to be aecompanied by two or more others. The only 
rise recorded in our lists this week is one of 1} points in 
Anplo-Argentine Tramways 5 per cent. debenture stock. 
Attention was directed to its cheapness in this column last 
week. 

The West of England has already taken practical steps in 
the direction of establishing an Electricity Authority on the 
lines recommended by the Commissioners. The suggested 
arrangements are worth studying by those who are interested 
in the subject, but there are no publie companies concerned 
whose shares the London Stock Exchange deals in. The 
London Companies’ issues are heavy, without showing quot- 
able alterations. To sell in any amount would prove a matter 
of. considerable difficulty. A 

Marconis slumped from 22 to 1 15/16 on the declaration of 
an interim dividend of 5 per cent. us against 10 per cent. a 
year ago. The market hope is that this reduction does not 
necessarily imply the previous year's dividend of 25 per cent. 
being cut in half. Apologists maintain that the final dividend 
imay even be 20 per cent., but rosy-hued glasses are required 
to foresee such a result. The bulls of Marconis are dis- 
«ppointed, and their pressure to sell, in the absence of buvers 
made the whole Marconi market weak and flat. n 
„It was an unfortunate coincidence that at this verv time 
dealings should begin in the common and preferred shares of 
the nadio Corporation. The last bargain recorded in Ameri- 
can Marconis was at 30s. Od. last March, and to-day the two 
Radios, given in exchange for one American Marconi, are 
worth about 13s. 9d.. heing 7s. 6d. for the preferred and 6s. 3d. 
for the common. In due course, a further certificate will he 
given for what are called the assets, and “another few shil- 
lings“ is the rather contemptuous valuation set upon these 
in the Stock Exchange. Holders of American Marconis mav 
Justly feel resentful at the way in which their long-tried 
patience has been rewarded. But it must he admitted that a 
worse time could hardly have been chosen for the re-introduc- 
tion, of the shares to an active market. To sell them now 
would certainly appear to be throwing the shares away, 


ь 


All the pother that has arisen in connection with the Ameri- 
can Cable controversy is having no effect upon stocks and 
shares in the telegraph department, Anglo-Americans are 
unchanged. Globes and Westerns are ex dividend at 14i. 
The recent meetings of the Eastern group of companies pro- 
duced Ülluminating speeches. According to the schedule of 
its investments, lately published, the Eastern Telegraph holds 
large quantities of War Loan, Funding Stock, Victory bonds, 
and other such descriptions upon which the depreciation this 
month has been extensive. But the companies are all in a 
very strong financial position. 

Edisons are easier at 14s. 6d. Babcock & Wilcox, nominally 
23 middle, can be bought at this price, or perhaps a little 


lower. Siemens new shares, 12s. paid, stand at 9s. 3d., equal 
to 28. 9d. discount. English Electric new notes are 44 dis- 
count. India-Rubbers remain at 20s., on the passing of the 


final dividend. Other industrials are heavy. The rubber 
share market has approached near to deimoralisation, on the 
price of the produce falling below Is. per lb. A sharp slump 
in Vickers, followed by a drop in Armstrongs, aroused uneasi- 
ness with regard to the armament shares. 

Underground incomes are down 3 to 614, and both classes 
of shares are lower than they appear to be from the official 
Stock Exchange quotations. Foreign tractions come under 
the same harrow of depression. Brazil Tractions shed 24 
points, in spite of earnest counsel to buy the shares from a 
Montreal house. Only Anglo-Argentine 5 per cent. debenture 
stock is better, as already mentioned. British Columbia 
stocks have gone back a little. It is no cheerful Christmas. 
message to write, and a Stock Exchange scribe is bound to 
feel ashamed at recording such conditions as might be best 
summed up in Least said, soonest (we hope) mended.” 


— — 


SHARE LIST OF ELECTRICAL COMPANIES. 


Home ELECTRICITY COMPANIRS. 


Dividend Price 
— — Dec. 21, í Yield 
1918. 1919. 1990. Rise or fall. p.o. 
Brompton Ordinaty eo ee B 13 6 — 410 о 0 
Charing Cross Ordinary ee 4 7 UR — 10 7 4 
do. do. do. 44 . eo 43 44 2 — 8 8 8 
Chelsea m ee m ee 8 4 | => в 0 
City of London ee eo ee 8 10 1 = R 17 1^ 
do. do. 6 per cent. Pref. .. 6 6 17/6 — 617 2 
County of London es 7 8 1% == 10 18 4 
до. do.6 percent. Pref. 6 6 8 == 710 0 
Kensington Ordinary оа оо 6 7 == 9 0 6 
London Electric .. .- ee Nil 23 — 10 0 0 
do. do. 6 per cent. Pref... 6 6 — 10 18 2 
Metropolitan © oe oe ee 6 6 2 — 11 8 8 
do. 4 per cent. Pref. .. 44 44 24 —. 8 0 0 
Bt. James and Pall Mall. 10 12 6 — 919 0 
South London КЕ ee ee 6 6 2 — 919 Q 
South Metropolitan Pref... ee 7 1 16/8 - 819 8 
Westminster Ordinary .. ee 8 10 43 — 1010 6 
TELEGRAPHS AND 'T'ELEPHONRES. 
Anglo-Am. Tel. Pref. өө өө 6 7 — 7 16 10 
do. Def. өө ee 88/6 là 15 — 9 10 6 
Chile Telephone oo ee ee 8 6 5 = 6 9 1 
Cuba Sub. Ord. ee oe ее 1 1 7 — *10 0 0 
Bastern Extension. өө T 8 10 15 — e8 18 4 
Eastern Tel. Ord. ee ee өө 8 10 152 = е6 11 4 
Globe Tel. aud T; Ord. 6 0 [rJ 8 10 14 ха — 6 15 7 
do. do. Pref. өө өө 6 6 xd — 7 1 2 
Areat Northern Tel. "T ee 22 22 — 1014 a 
Indo-European T ee ee 18 10 80 = 86 8 
Marooni 5С oe ee ee 9b 25 RU = Ye 1217 8 
Oriental Telephone Ord. .. ee 10 12 — *4 18 4 
United R. Plate Tel. rm? eo 8 8 БА — t эк 16 4 
West India and Panama .. ee 1/8 Nil +4 — 1 
Western Telegraph. eo ee 8 10 14i xd — 615 7 
Номв Ras. 
Central London Ord. Assented .. 4 4 434 — 9 4 0 
Metropolitan T ee ee 1 1 90 = 6 5 0 
do. District ss .. Nil Nil 154 — Nil 
Underground Electric Ordinary Nil Nil 9 —‹ Nil 
do. do. “А” ee Nil Nil 5/. — Nil 
do. do. Income 6 4 614 —8 — 
Foreion Trams, &c. 
Anglo-Arg. Trams, First Pref. .. Nil 8 ome з 4 
ao. do. 5 % Deb. .. 5 5 541 +74 9 R 6 
Rrazil Tractions  .. . Ni Nil ATA = 2% Nil 
British Columbia Elec. Rly. Pfce. 5 5 58 — 8 12 4 
do. do. Preterrea 21 b Б5 — *^6 9 
do. do, Deferred Ni 8 52: -1 *6 10 10 
dc do. Neh. ae 4 4 б — 7 10 6 
Mexico Trams 5 percent. Bonds. Ni Nil 40 — Ni! 
do. 6 percent. Bonds. Nil Nil 814 — Nil 
Mexican Light Common .. ee Nil Nil 16 == Nil 
do. Pref. sè ee Nil Nil 9^3 — Nil 
do. Ist Bonds oe ee Nil Nil 163 — Nil 
MANUFACTURING COMPANIES. 
Baboock & Wilcox .. өө ° 16 15 28 = **1 3 
British Ainmintum Ота, ,. ee 10 10 18/- eno 1110 3 
British Insulated Ord. о ee 123 15 14 — 948 
Callenders ' v M es" 25 15 1g — 10 18 9 
$c 63 Pref. oe ee өе 63 63 18/9 cum 6 18 8 
Castner. Kellner € s „„ 20 17 8 — 618 A 
Crompton Ord. oe ee ee 10 10 16/8 — 12 2 6 
Edison-8wan os Р ee 10 10 14/6 = 6d. 18 15 10 
do. до. 6 percent. Deb. Б 5 72 — 6 19 0 
Electrio Construction T ee 10 10 16/6 == ll a 6 
Gen. Elec. Pref. .. . 6 64 18'. — 746 
; do. Ord. ee ee ee 10 10 1 — з 0 0 
Henley е eo ed “ee 95 15 1 — 9 4 8 
do. 44 Pref.. оь но. of 4 44 34 — 7 4 0 
India- Rubber Ы ee eo өө 10 10 1 — Ne! 8 0 
Met.-Vickers Pref, о ee co << 8 1} — 9 9 4 
Siemens Ord... ei 758 ee 10 10 101 = 9 8 4 
Telegraph Con. pe ee ee 20 20 21 — 6 14 8 


> у 7 * Dividends paid free of Income Тах, 


* 
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— .. - -«PULVERISED coal. AND COLLOIDAL. FUEL. 


By "IMPERIAL." - 


11 must very often-happen that brilliant ideas are born 
in the minds of those who completely lack the gift of 
self-expression, so that epoch-making fundamental prin- 
ciples are lost, and the world's advancement is retarded. 
Furthermore, many who should be classed with the great 
men of.the ега must perish as mute, inglorious units. 
Others there are who can conceive a great principle, can 
appreciate fully at least its true value, and can put it 
into execution—as a principle. .They lack attention to 
detail, and while their. own enthusiasin carries them on, 
and enables them to see visions of а new world created 
by their efforts, their lack of practical success does not 
give them the power to-carry their fellowmen with them. 
Such are usually called dreamers or charlatans, accord- 
ing to the charity of their critics; they may even be 
contenrptuously referred to as scientists. Yet a third 
class there is which, even after mountainous labour, is 
incapable of bringing forth anything greater than a 
mouse, yet its members ean assimilate, more or less 
superficially, the ideas of others, and шаре. а grent 
braving noise about themselves. 

It is often the unfortunate fate of a good principle 
to fall on such thorny ground. In the one case it is 
lost, in the others it is damned. 

- The principle of the burning of pulverised coal is 
old and obvious. The inventor of the poker was prob- 
ably its first progenitor, although presumably his for- 
bears may have used a stone or the heel of а boot for 
the same purpose. Since the combustion of coal consists 
of the combination of oxygen from the air with carbon, 
it is necessarily a surface action; therefore, rapid and 
efficient combustion will be most easily obtained when 
the fatio of surface to volume is greatest. As Mr. 
Leonard Harvey.quotes in his well-known ‘‘ Report on 
Pulverised Coal Systems in America," а cube of coal 
with a one inch face has a surface of 6 sq. in. If this is 
divided into cubes of one-hundredth of an inch face, 
the total surface area is 600 sq. in., and provided that 
this surface is all exposed to the air, combustion will be 
very rapid and very complete. The thorough admixture 
of coal with air necessitates a special design of furnace, 
more of the nature of a gas-combustion chamber than 
of the old coal furnace. Under the forcing influence of 
the stress of war, this system was widely adopted in 
America, and its good points were greatly emphasised ; 
with quite insufficient experience, and by dint of a 
persevering blindness to bad features, the system was 
hailed as а great step forward, and quite impossible 
hopes were raised in our breasts. Some of these were 
easily pricked, and in the consequent deflation there 
seems to be. some fear that the system will be as unde- 
servedly condemned as it has previously been praised. 

Mr. Harvey saw a large number of installations of 
pulverised coal plant at work, and was told of their 
results, perhaps in the usual forceful American style. 
One would say, moreover, that Mr. Harvey went to 
America with a belief in,. and consequently a bias 
towards, pulverised coal; further, he returned as the 
European representative of one of the foremost systems. 
While he is scrupulously fair in his comparison of the 
different systems with one another, and certainly does 
not exalt the Fuller system beyond its competitors, it is 
open to doubt whether he regards the efficiency of pul- 
verised coal as critically and dispassionately as would, 
say, a mechanical stoker expert. The arguments and 
facts in favour of the use of pulverised coal deserve 
much closer and more critical examination and exposi- 
tion than have been given them. A more accurate state- 
ment of the case would at the same time be more con- 
vincing. 

For instance, on page 12 of the report, for No. 1 
plant, the charges for interest and taxes are shown as 
£5 12s. 0.5d. per month, which works out at 0.6 per 


cent. per annum of the capital charge for, such an. 
installation, as shown on page 10. Elsewhere 6.0 per 
cent. is assumed, and apparently a correction should 
be made, increasing the cost by 18. 14d. per ton. On 
page 13, Tàble III shows the cost of electrical energy to 
be 114. per ton of fuel, whereas with the previous plant 
it is 4s. 14. per ton. For No. 3 plant, on page 13, no 
cost of energy is included at all. Moreover, in Table III, 
the cost of electrical energy is shown to average 114. per 
ton, and the cost of repairs to electrical plant to average 
8d. This is surely an extravagant figure, which is the 
more amazing since the cost of repairs to mechanical 
gear, where wear is expected and provided for, is less 
than 8d. per ton. 

Then again, the opinions of users quoted at the d 
of the report are not exact in their statements, nor is 
it clear to what plant each paragraph refers—in fact, 
there is a general atmosphere of haziness. Regarded as 
a critical examination, one finds it biased; considered 
as propaganda, one is forced to say that a scientific 
system cannot be established in the public favour by a 
course of windy verbiage more suited to the advertise- 
ment of Beecham’s pills or Bovril. Furthermore, in 
the spring of 1919, there was a meeting of the 
Iron and Steel Institute at which Mr. Harvey read a 
most important paper, without substantially plagiaris- 
ing his report, which had just been published. Conse- 
quently, to obtain the full benefit of Mr. Harvey’s 
publications, one has to read two papers, each some 60 


. pages in length, and each dealing more or less com- 


pletely with the subject; what is in one is not in the 
other, and the consequent amount of cross-referencing 
is enormous. We believe that а new edition of the report 
is under consideration; may we suggest that a totally 
new work should be published, incorporating the matter 
of both the above-mentioned pamphlets, and that it 
should be most carefully revised with regard to facts and 
figures? We do not ask for an absence of bias, but 
merely for an exact, easily substantiated statement of 
results obtained. | 

It must be said that Mr. Harvey's description of the 
plant and the various methods of preparation for 
use of pulverised coal is excellent. The importance, 
and the various methods, of drying are fully dealt with. 
as well as the methods of grinding, and the relative 
advantages of air-separation and screening to separate 
the powdered coal from the coarser particles. If the 
subject matter from the report and the Iron and Steel 
Institute paper were incorporated in one volume, there 
would be an exposition of engineering practice which, 
while it would be superseded in time, would be of ever- 
lasting historical interest, and a constant source of re- 
ference. 


But what shall be ud of colloidal fuel? Оп Novem- 


ber 16th Mr. Lindon Bates and his assistant, Mr. Hav- 


lett O'Neill, who claim to be the godfathers of colloidal 
fuel, occupied an hour and a half of the time of the 
Institute of Petroleum Technologists in reading two 
papers which, according to a distinguished speaker in 
the discussion, contained nothing that could not have 
been told to an audience of average intelligence in two 
minutes. We are not endorsing this statement; it cer- 
tainly took this speaker fully ten minutes to demon- 
strate how little had been said. However, there was 
certainly no detail given about the method of prepara- 
tion, no statement of results achieved, and the greater 


part of the paper was taken up with a demonstration 


of the method of determining the calorific value of а 
composite, given that of the components. Besides this 
there are wide visions of world-redemption resulting 
from the economies of labour and shipping, and from 
the increased safety from fire consequent upon the 
universal adoption of colloidal fuel. 
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One speaker in the discussion asked (and from the 
lack of information in the paper was justified in asking) 
what improvement was to be expected from the admixture 
of the finest combustible in the world, namely, oil, with 
an inferior combustible—coal. Unfortunately, although 
Mr. Bates and Mr. O'Neill gave some theoretical figures 
showing that the calorific value of the composite was 
greater than that of either of the constituents, the prac- 
tical advantages were not specifically urged, tlie main 
points being higher B.TH.v. per cubic foot, and greater 
safety from fire, since {һе colloid was heavier than 
water. Perhaps the word “© colloid '' should not be used, 
for one great point of dissension is whether the com- 
posite fuel is a colloidal solution or a mechanical 
mixture. 

All of which is most unfortunate for us. We do not, 
as fuel consumers, care twopence whether it is a colloid 
—if we know what that is. We mainly want to know 
what has been done, what can be done, and whether the 
practical difficulties outweigh the theoretical advantages. 

We already know, as Mr. Bates remarked during a 
momentary break into a viscous flow of commonplace, 
that“ the fuel problem continues to be the fundamental 
national and international problem of the world," and 
we are only too well acquainted with the“ labour and 
industrial difficulties which still sorely beset the world.“ 

Mr. Bates came to England with a reputation as an 
expert on colloidal fuel. His paper has been discussed 
by petroleum technologists from one point of view. It 
would be most interesting if he would tell one of the 
engineering societies something of the subject of which 
he is à master, and give engineers in England an oppor- 


tunity of gaining some information on a most important 
development. 


THE LIGHTING ОР MACHINB SHOPS. 
By FRANK J. MOFFETT, B.A., M. I. E. E. 


In a modern machine shop there is frequently difficulty 
with the lighting system. 

When the machines are first fixed, the lighting system 
being designed for the lay-out gives satisfaction, but 
as soon as alterations are made in the positions of 
machines, it is necessary to make use of all kinds of 
expedients to enable the men operating the machines 
to obtain sufficient light on their work. 

With the usual method of enclosing the wires in 
screwed steel conduit it is a somewhat costly and diff- 
cult matter to make alterations or extensions, and when 
these become necessary it is very common for works 
electricians to abandon the conduit system and use tem- 
porary connections of flexible cord slung up without 
regard to appearance, and connected to the nearest 
lampholder. 

After some experience of this kind in a large en- 
gineering works, it occurred to me that it should not 
be impossible to devise a lighting systern which would 
be sufficiently flexible to provide for any altered lay-out 
of the machine tools in the shop, and it inay be of interest 
to describe the svstem briefly. 

It was decided to effect the lighting of each machine 
tool by means of a jointed fitting which was bolted 
to the machine, and which should form part of it. If a 
machine 1s shifted, the lighting fitting is moved with 
it, and it is only necessary to connect it up to the wiring. 

The fitting selected is provided with a 10-watt lamp 
in a vitreous enamelled reflector of the focusing type, 
and the fitting is capable of sufficient latitude of move- 
ment to enable a beam of light to be directed on to any 
part of the machine where it is required. The lamp- 
holder used is fitted with a key switch. 

The wiring of the shops is carried out in the usual 
way with V.I.R. cable in steel conduit, but in place of 
ceiling roses, multiple-way connection points are pro- 
vided. Each of these points consists of three lamp- 
holders mounted on the cover of an ordinary oblong 
inspection bor, so that three pairs of leads can be con- 
nected to the system at each point. 


The connection is effected by means of flexible cord, 
which may be either of the workshop or cab-tire-sheathed 
pattern. Each end of the length of flexible terminates 
in an adapter, one of which is inserted in a lampholder 
forming the terminal of the machine fitting. 

When a machine shop is wired a sufficient number of 
these multiple-way boxes are fixed at intervals in the 
roof to allow of the connection of the fittings on as many 
machines as the floor of the shop is capable of accom- 
modating. 

The flexible lead is supported by means of insulating 
eyes fixed in the ceiling, and is arranged to drop verti- 
cally over the base of the fitting. 

When a rearrangement of the machines in the shop 
is required, and the machines are moved, it is only 
necessary to run the flexible cord to the nearest multiple- 
way box, and fix a few insulating eyes. 

The adapter was adopted as the readiest method of 
coupling the flexible from the machine to the wiring 
system. It has the advantage over a two-pin plug that 
it will not pull out of its socket, and the current taken 
by the machine lamps is so small that there is no risk 
of trouble from overheating. 

The pressure at the terminals of the lamps was fixed 
at 25 volts, this pressure being obtained by the use of 
double-circuit transformers reducing the voltage of the 
supply, which is alternating. . The low pressure was 
decided on to avoid any danger of shock, and to secure 
the advantage of a lamp with a robust filament. Lamps 
of the railway type are used, and these withstand well 
the vibration on the machines, which in some cases is 
excessive. 

One pole of the secondary circuit of the transformer 
is earthed, so that there is no possibility of the pressure 
above earth exceeding 25 volts. 

There are two indirect advantages obtained by the 
use of 25-volt lamps: First, it is found that the stealing 
of lamps does not take place, as lamps of such low 
voltage cannot be so readily used or disposed of as 
100-200-volt lamps; and secondly, as only 10-watt, 25- 
volt lamps are used for individual lighting, lamps of 
higher с.р. cannot be substituted. 

For the lighting of gangways and open spaces, a 
separate system of general lighting is installed, this con- 
sisting of 60- or 100-watt, 110-volt lamps, which are 
connected to circuits entirely distinct from those supply- 
ing current to the machine lights. 

As would be expected, this svstem of lighting lends 
itself to a considerable economy in electrical energy. 
Instead of a 30- or '40-watt lamp, a 10-watt lamp only 
is required, and owing to the ease with which а powerful 
beam of light can be.thrown on the point requiring 
illumination, the lighting effect with the small lamps 
is as good as with larger lamps which are used in 
fittings incapable of the same amount of adjustment. 

From the point of view of the eyesight of the work- 
people there is also an advantage, the lamp being en- 
tirely enclosed in the reflector does not dazzle with ita 
direct rays, the only light that reaches the eyes of the 
operator being that reflected from the machine. 


The World's Industrial Development.—The British 
Engineers’ Association, in its monthly Bulletin, states that reports 
from the overseas Dominions and foreign countries indicate the 
determination of those countries to develop their own mann- 
facturing industries, and to treat their own natural resources, at 
any rate, to an extent that will provide for their local needs. 
Though the establishment of those local industries and the imposi- 
tion of tariffa for their protection in early days may inorease 
competition with British exporters, it should be bornein mind that 
the tendency to self-development is opening up a considerable new 
market for British manufacturing engineers, 

The propaganda work carried on by the British Engineers’ 
Association brings many inquiries for machinery and plant from 
all parts of the world to its offices, and, to a certain extent, these 
may be regarded as an index to the world's industrial development. 
Many of the inquiries are from people abroad who are anxious to 
develop local industries or to start new ones, but do not quite 
know who to get to help them. 

Obviously manufacturers would be well advised to keep in touch 
with organisations such as the B.E.A., whose object is to put them 
in communication with these new markets. 


— CÓ Rt LER No 
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WIRELESS TELEGRAPHY. 


By Dr. W. H. ECCLES. 


Ix his inaugural address, as chairman of the Section, to the 
WIRELESS SECTION of the INSTITUTION OF ELECTRICAL ENGINEERS, 
Dr. W. Н. Eccues reviewed the circumstances under which 
the Section was formed and its work, and recorded the 
development during the war period of the practice and theory 
of wireless telegraphy and telephony. What follows is an 
abstract of the address :— 

Of the progress made since the beginning of the war we 
can find a fairly complete chronicle in the lectures and papers 
read before this Section. Progress has not been so great with 
regard to the transmitting plant as with the apparatus for 
reception, though а paper by Mr. М. Latour gave a glimpse 
of recent developments regarding some of the alternators being 
installed in long-range stations. As regards progress in 
methods and apparatus for reception and in small transmitting 
sets we obtained a very perfect account from Col. Cusens, 
who dealt with designs of apparatus evolved for use in the 
army, and from Major Erskine Murray, who dealt with the 
designs of apparatus for the Air Force. In addition, Major 
Prince dealt with wireless telephony en aeroplanes, and Capt. 
Eckersley with duplex wireless telephony. A complete theo- 
retical and practical account of amplifiers as developed for 
use in the Navy was given by Prof. Fortescue, and that 
remarkable instrument the oscillatory valve relay was de- 
scribed by its inventor, Capt. L. B. Turner. All these papers 
may be regarded as records of finished achievements com- 
plete in themselves; certain other papers are in the nature of 
unfinished symphonies. 

On the whole, the outstanding feature of development is 
the three-electrode thermionic tube sometimes called the plio- 
tron, audion, or three-electrode valve, but which I call a 
triode. This instrument is in somewhat the same stage of 
development as the dynamo electric machine was 50 years 
ago. Now as then, in order that it may be developed to the 
limit of its possibilities, its characteristics must be studied, 
endless measurements must be taken, and its theory built up. 
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As in the case of the dynamo and motor, theory and practice - 


must proceed together, and we may almost say useless each 
without the other." The design of these tubes for reception, 
and many of their properties, were discussed in a paper by 
Mr. B. S. Gossling, and valuable data concerning the filaments 
were communicated to the Journal of the Institution by Mr. 
Stead. 

Certain results not yet fully discussed arise in the use of 
these tubes, even in respect of such a fundamental parameter 
as the voltage factor. "The voltage factor is the ratio of the 
free electromotive force appearing in the anode circuit in 
response to that which is applied in the grid circuit. In 
certain modes of using the tube, for instance in the tubes 
occurring in the later stages of а many-stage amplifier, the 
value of the voltage factor realised is disappointing with certain 
adjustments. I have had measurements made on many tubes 
on which 8 rather large voltage was applied to the grid, the 
results are shown in fig. l, in which the ordinates give the 
voltage factor, and the abscisse are the voltage of the battery 
permanently connected in the grid circuit, the filament current 
being constant. 

Another set of results showing how the voltage factor varies 
with the filament current 1s given in fig. 2, and for an entirelv 
different tube in fig. 3. These measurements were made by 
the following students at the Finsbury Technical College: 
Messrs. C. W. Cosgrove, C. А. Wilck, J. L. Hewitt, W. 
Gwynne, R. L. Dawson, and E. M. Walden. 

Fig. 4 shows the variation of the voltage factor with the volt- 
age on the grid at various filament currents. Anode current 
constant at 50 volts; filament current is constant on each curse. 
These curves were made by Messrs. Everitt and Newman. The 
voltage factor undergoes great variation when the tubes are 
used for magnifying rather larger changes of voltage than 
are applied to them in the bulk of wireless telegraph experi- 


ments. The reason for the variation of the voltage factor 
arises out of the unevenness of the temperature of the fila- 
ment to some extent, but chiefly out of the drop of voltage 
along the filament. For instance, if the grid be connected to 
the negative terminal of the filament the grid is 5 volts below 
the positive end of the filament in potential. "Therefore, 
when a rather large negative voltage of, say, from two to 
four volts is applied in making the measurements, or in actual 
use, this end may be put out of action with consequent lower- 
ing of the average voltage factor utilised. Again, if the fila- 
ment current be increased the difference of potential between 
the grid and the positive end of the filament also increases, 
with the result that the average voltage factor may again be 
lowered. Further, if the filament current be considerably 
reduced, the ends of the filament may become saturated, and 
the effective voltage factor again reduced. These matters lead 
to apparent anomalies in the behaviour of triodes applied to 
other purposes than the reception of faint wireless signals. 
Variation of the average value of the voltage factor as the 
filament current is altered (figs. 2 апа 3) bears а striking 
likeness to the curves depicting the results of some measure- 
ments made by Dr. Vincent in 1918 on the change of the 
wavelength of the oscillations generated by a triode under 
certain conditions. Perhaps the changes usually occurring 
in the wave length generated as the filament battery runs 
down owe their origin to variations in the average value of 
the voltage factor. Ву availing oneself of the flat part of the 
curves the filament current may be set so that the inevitable 
slight running down of the filament current will for a long 
time produce no change in the wave length. This matter of 
constancy of wave length will become of growing importance 
as the world becomes crowded with wireless stations, in fact 
crowding of wave lengths is continually receiving international 
attention now. Methods of transmitting within very narrow 
ranges of wave length may have to be devised, and in con- 
sequence receiving antenne and apparatus with sharp tuning 
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may become essential. There are other reasons for this latter 
tendency, namely, the fact that sharp tuning and low losses 
go together. Important problems will then arise concerning 
the increased capital expenditure for building low-resistance 
antenne and apparatus, and the interest and depreciation 
will have to be compared with a possible saving of energy 
and the value of the other advantages of precise ш А 
paper read before this Section by Prof. Howe on the high- 
frequency resistance of wires has an important bearing on 
these problems. 

Among other insufficiently investigated properties of the 
iriode are those associated with certain portions of the charac- 
teristic surfaces which may be used to represent all the 
principal properties of the tube. When the filament current 
and voltage are kept constant there remain four principal 
variables, namely, the anode current i, the grid current i,, 
the anode voltage ea and the grid voltage e „ If we represent 
anode current and grid current separately each of these must 
be regarded as a function of the two independent variables 
e» and ек. Fig. 6 shows three lines at right angles, the 
horizontal line marked e, is the axis of anode voltage, that 
marked e, is also horizontal, and is drawn perpendicularly 
through the page away from the reader to represent grid 
voltages. The line marked i is vertical, and represents either 
grid or anode current. Upon these axes we may erect sur- 
faces to represent the current flowing in a triode at any 
assigned values of the two voltages by measuring off to scale 
these voltages along the appropriate axes and erecting at the 
point so determined a vertical line with two ordinates equal 
in value to the observed currents. When this is done we 
obtain for the anode current such a surface as is shown in 
fig. 10. The flat top represents the saturation values, the 
concave sloping surface at the right-hand side follows in the 
ideal case the three-halves power law, and normally only а 
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small part of this area on the extreme ring-hand of the picture 
is utilised. On the left-hand, where the surface descends 
in a kind of cliff to the axis of the grid voltage, we have a 


region little investigated and scarcely utilised as yet. Тыз. 


surface was constructed from curves such as those of fig. 5, 
which are, in fact, sections of the surface made by vertical 
planes parallel to the axis of anode voltage, and represent 


what happens to the anode current, at various constant grid 


voltages, as the anode voltage is increased. At low anode 
voltages the anode current rises very rapidly. In fig. 11, which 
is a photograph of a model of a grid-current surface, at low 
anode voltages the grid current falls rapidly as the anode 
voltage is increased from zero. On the left-hand of the sharp 
ridge are represented values of grid current when the anode 
voltage is negative, that is to say, when practically no anode 
current is flowing. The concave sloping part obeys the three- 
halves power law, and the flat top represents saturation. 
Fig. 9 shows shapes of the grid characteristics from which 
such a surface as that of fig. 11 is prepared. All the familiar 
characteristics noted in books and papers can be obtained from 
these surfaces by making sections. 

The rapid rise of anode current and accompanying fall of 
grid current in the region of low anode voltages requires 
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explanation. Figs. 7 and 8 indicate possible paths of elec- 
trons when the grid is slightly positive and the anode at zero 
voltage, A being the anode, G a grid wire in section, and r the 
cathode.  Electrons starting from the cathode with consider- 
able normal velocity may perform wide orbits round the grid 
wire, but are finally drawn into it; but if the anode is slightly 
positive many of the electrons not passing too near the grid 
wire end their career on the anode. It may be shown that 
the grid current has the value:— 


3 
| ip = А (ra + > e erp i — ау (el, 
and that the anode current is given by :— 
log (1 + ial ig) = an (rales) - 
at low voltages, when v is the voltage factor and А’ and a are 
constants that are ditferent for each tube; for ordinary recep- 
tion triodes а =1.3 approximately. - 

These considerations call attention to a fact that does not 
appear to have received adequate notice, namely, that the 
grid in a triode may exert two distinct types of action. The 
type just described, which is characterised by having the bulk 
of the grid current contributed by electrons that have suffered 
great lateral deflections, may be called a- snatching action; 
the other type of action, which is that usually utilised in 
triodes, is of the nature of an acceleration or deceleration of 
the motion of the electrons from the cathode to the anode: in 
brief, one type of action by the grid is mainly lateral attrac- 
tion of electrons, and the other is mainly a longitudinal effect 
in the direction of motion. The steep surfaces near the axes 
of grid voltage in figs. 10 and 11 are due to the snatching 
action. 

In fig. 13 is shown a surface representing bv its ordinates 
both the grid and anode currents of an ordinary form of triode. 
The snatching action that goes on between the grid and the 
anode at low anode voltages produces a gully separating the 
two surfaces. The question immediately arises: What is 
there beyond the region embraced by this figure? Very 
little published information is available, but I have had parties 
of students studving the geography of the gully and the 
plateau seen in fig. 13; in particular T have to mention the 
work of Messrs. IL. Grinstead and T. W. Price in this con- 
nection. Asa result I am able to give in fig. 12a photograph 
of a suríace representing most of the properties of ordinary 


-triodes. The gully noticed in figure 13 is seen to take 


а sharp turn; on the extreme right of the model a section 
taken at a fixed and fairly high anode voltage is seen, and 


this section is, therefore, the characteristic curve of the grid 
and anode currents as the grid voltage varies. On following 
the -curve of section from front to back the anode current 
is seen to rise from zero to a maximum as the grid voltage 
rises to remain nearly constant till the gully is reached and 
there to descend suddenly; during this descent the grid current 
rises and becomes greater than the anode current; the plateau 
beyond the gully belongs to the grid current. This is not 
strictly what happens in an ordinary reception triode, but 
certain types of tube givés such a surface with fair exactitude. 
A form of triode described by Major Erskine Murray gives а 
characteristic very hke that shown by this section of the 
model. These models relate to somewhat ideal tubes; in 
actual tubes, for the reasons already stated, the edyes seen on 
the surfaces are rounded off considerably. i 
Tet us now turn to Capt. H. J. Round's paper on directive 
telegraphy. It was soon found that false directions were 
obtained during sunset and sunrise, the errors often ranging 
over 30 degrees of arc. "Throughout the night, too, false 
directions are given erratically, and, moreover, the sharpness 
ias of the minimum 1s often spoiled. Capt. 
P. P. Eckersley has suggested that much 
of the directional error might arise from 
the rotation of the plane of polarisation 
of the signal-bearing waves by reflec- 
tion at non-level portions of the Heavi- 
side layer between the sending and 
receiving stations. The whole matter 
provokes inquiry if only because the 
phenomena affords another mode of 
gaining knowledge. about the upper 
atmosphere. To show the errors caused 
by such rotation, however produced, I 
have here а model of a receiving frame 
aerial movable about a vertical axis and 
2 ray of electromagnetic -radiation inci- 
dent upon the frame. ‘The ray is repre- 
sented by a straight rod, and this is 
fixed at an inclination to the horizontal 
because -it is abundantly proved that 
rays bending round the globe follow a 
curved trajectory resembling that of a 
projectile; for example, Capt. Eckersley 
has shown that a horizontal loop can 
receive signals. In the daytime these 
rays have their magnetic force hori- 
zontal. In this model the magnetic 
- force of the wave is represented by a 
wooden bar fixed perpendicularly to the 
end of the rod representing the ray; and 
when the rod is pushed so that its end 
and the bar touch the frame the latter 
assumes the position in which an actual 
frame aerial must be placed to receive 
no signals, that is, so as to have none of the magnetic 
force of the waves linking with it. But suppose that at night 
the plane of polarisation is rotated in any manner; we mimic 
that by rotating the rod and its perpendicular bar while keep- 
ing both in contact with -the -vertical frame aerial. It is 
observed that the frame must rotate also, that 18 to say, the 
apparent direction of the source of the radiation, namely, the 
perpendicular to the frame aerial, is erroneous. If y repre- 
sents the error, a the inclination of the ray to the horizontal, 
and g the rotation of the plane of polarisation, then ;— 


tan y = sin a tan g. „ x uel 


Thus, if it be true that the trajectory of the ray always lies 
in a vertical plane through both stations, the error in azimuth 
enables us to compute the angle at which the ray descends 
to the receiving station. А | - 

But there still remains the problem of the cause of the 
rotation of the plane of polarisation. Those who have thought 
about the behaviour of an ionised atmosphere towards electric 
waves passing through it will see at once tbat the earth's 
magnetic field will introduce obliquity into the motion of 
ions propelled by the electric force of the waves. Whether 
the obliquity so introduced can be of appreciable magnitude 
is decided by an easy calculation. I have made this calcula- 
tion on the assumption that the waves traversing the upper 
jonised atmosphere have an electric field of the order of one 
volt per kilometre. Waves passing over any particular ion 
evidently impart to it a to-and-fro motion of the same period 
as that of the waves, but lagging behind the electric force 
of the waves by about а quarter period on account of inertia. 
Now the ion when moving in the eartb's magnetic field is 
deflected by that field. and so acquires an oblique component 
of velocity. The question is: What magnitude of magnetic 
field is required to produce an oblique component of- velocity 
of the same order of magnitude as that produced by the 
electric force of the waves? On taking the case of an oxygen 
ion I find that a magnetic field of 1,700 c.G.s. units is re- 
quired; for a hydrogen atom 100 units, for an electron 0.06 
unit. Now the earth’s magnetic field at the surface has a 
horizontal component of about 0.18 unit. Therefore, we con- 
clude that a rotation such as is demanded by the observed 
facts of directive wireless telegraphy could be furnished by 
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the passage of the waves through а space containing free 
electrons. | | | 

The next step ів to see how this motion of the electrons 
affects reception. In the first place, the setting of the 
electrons in motion absorbs energy from the waves, and, 
in fact, may extinguish them, but every vibrating electron 
is itself a small Hertzian oscillator, and the accumulated effect 
of the simultaneous oscillation of a whole cloud of electrons 
may produce an effect at the receiver; the cloud is, in fact, 
lighted up by the waves, and then the cloud acts as 1f 1t were 
a source. A plane of polarisation of this secondary radia- 
tion is the same as that of the motion of the electrons. In 
these latitudes the vertical electric force of wireless waves 
will, in conjunction with the earth's magnetic field, cause an 
electronic vibration in a line descending from the north-east 
point to the south-west point. Hence the radiation from а 
cloud of such electrons will arrive at а receiving station due 


north of the cloud with the magnetic field dipping from west 
to east, at a station due south with the dip also from west 
to east, and at stations due east and due west with the dip 
from south to north. These dipping magnetic fields at the 
receiving aerial will cause errors of direction as already ex- 
plained; and if part of the primary waves from the sending 
station get through as well, the minimum will be ill marked. 
in fact, the simultaneous reception of the primary waves and 
the secondary waves in time quadrature will be equivalent to 
reception of elliptically-polarised waves. Leaving aside the 
Primary wave, which does not necessarily cause anv directional 
error, we see that waves travelling from the south through a 
hjgh layer of free electrons should give rise to a westerly 
error if the above conclusions are correct: waves from the 
north give also a westerly error; waves from the east and 
from the west give southerly errors. It ought to be possible 
to test these conclusions by observations. 


П е 


The information gained from observations made with direc- 
tive aerials must be combined with the knowledge furnished 
by the analysis of the records of magnetic variations and 
magnetic storms. Prof. Chapman read а paper before the 
Institution setting forth the conclusions he drew from such 
an analysis. Magnetic storms, he considered, were mainly 
due to currents in the auroral layers, and the latter never 
come lower than about 100 kilometres above the earth's sur- 
face. Below this 18 a layer about 50 kilometres thick in which 
flow the currents causing much of the diurnal variation of 
the magnetic elements; the conductivity of this layer is pro- 
duced by the sun’s. action, but remains throughout the night. 
Magneticians do not require any other conducting layers in 
the atmosphere, and this is in sharp contrast with the require- 
ments of the wireless observer; for the enormous difference 


. between day and night signals absolutely demands diurnal 


ionisation and deionisation of some of the upper layers. Prof. 
Chapman suggested that the auroral layer was conducti 
chiefly because of the presence of alpha particles that h 
come from the sun; I think that wireless investigators would 
suggest that the layer beneath the auroral layer is occupied 
by electrons that have come as beta rays from the sun. The 
atmospheric pressure at above 50 kilometres height is only 
about a millionth of an atmosphere, the mean free path of the 
electrons is, therefore, long, and they may possibly remain 
permanently free in large numbers. 

It would seem that the base of this region charged with 
free electrons must be regarded as the ceiling usually known 
as the Heaviside layer. And consequently the diurnal varia- 
tions of the range of wireless signals must be due to the kind 
of ionisation of gases familiar in laboratory work with X-rays 
and the gamma rays from radium. In fact, I suggest that this 
diurnally ionised laver below about 50 kilometres is ionised 
by the gamma and other ultra-violet rays from the sun, and 
involves the splitting of electrons from molecules to make 
positive ions; and at the gas pressures in fairly low levels 


many of the electrons will combine with neutral molecules 
to form negative ions. Both positive and negative ions of 
molecular size give rise to ionic refraction, and the arched 
trajectory of the Hertzian rays, and incidentally to absorption 
also. Prof. Watson's solution of the daylight propagation 
problem takes account, at least partially, of such a layer of 
conducting gas, and from his result we may deduce that if 
the ionisation is effective down to 25 kilometres the conduc- 
tivity. need not be a quarter as great as that of sea-water in 
order to ensure results such as are summarised in the Austin- 
Cohen émpirical formula. 

Dr. A. Graham Bell, whom we are so glad to welcome 
here to-night, and who has addressed us so invigoratingly, has 
told us that this Section of the Institution represents to him 
the advance guard of the British electrical world. Whatever 
the fascination is due to, it seems to me to be the expression 
of а true instinct that in our subject we live nearer the grow- 
ing edge of electrical science than in other branches of en- 
gineering; there is infinite scope for knowledge, discovery, 
invention, and imagination, and I am delighted to know that 
Dr. Graham Bell is also of that opinion. Along some of the 
avenues of our particular technology we may catch glimpses of 
the radiant expanse of the dawning electrical age. The 
thermionic vacuum tube in itself contains for the engineer 
of vision some of the most resplendent of these vistas. For 
from. the glowing filament the most subtle and potent of all 
the gases is evaporaéed. namely, the gas made up of pure 
electrons. which must take its turn as a servant of man. And 


.the people of that age will look back and wonder why we in 


tbe twilight of the age of steam were so long content to poke 
xm floods of electricity through the crowded atoms of copper 
cables. | 
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THE: ELECTRICAL TRADES BENEVOLENT 
INSTITUTION. 


ANNUAL FESTIVAL. 


ON Wednesday, last week, the annual festival of the Elec- 
trical Trades Benevolent Institution was held at the Con- 
naught Rooms, under the chairmanship of Mr. E. Manville, 
M.P., who was supported by the vice-presidents Messrs. 
Ll. B. Atkinson and W. О. Smith and members of the com- 
mittee. Amongst those present were: Sir James Devonsbire, 
Capt. R. J. Wallis-Jones, Messrs. H. Hirst, W. B. Esson, J. E. 
Edgecombe, R. W. Hughman. P. Rosling, J. T. Fletcher, 
J. W. Elliott, L. G. Tate, W. E. Lane, W. R. Rawlings, C. 
Wilson, H. Bevis, F. C. Raphael, F. H. Nalder, and F. B. O. 
Hawes (secretary). Letters of regret were received from 
Sir David Salomons (president), Messrs. G. Sutton, W. Ruther- 
ford, Dane Sinclair, E. G. Byng, A. A. Campbell-Swinton, 
S. Z. de Ferranti, Н. W. Clothier, W. L. Madgen, C. H. 
. Wordingham, Capt. H. Riall Sankey, and other well-known 
supporters of the Institution. 

After the loyal toast, Mr. Manville, proposing '' Success to 
The Electrical Trades Benevolent Institution," expressed his 
appreciation of the honour conferred upon him, one of the 
oldest members of the industry, but regretted that the fund 
did not increase as quickly as it should. Its slow progress 
did not reflect credit on the industry, which in 35 
years had become опе of the key industries upon 
which all others depended. Was it right that so little 
should have been done to provide for the time, which 
would soon соте, when provision would have to be made for 
those who had failed in the battle of life? It was the duty 
of the leaders of the industry to see that those who were 
connected with it should not come to want. Some few firms 


had made adequate provision for their staffs; those firms also 
were the first to come forward and subscribe to funds such as 


this. e smaller concerns could not do much to provide for 
the future. The staff had at least as strong a claim on the 


directórs as their machinery; the renewal of the latter was 
provided for—but what about the former? There was an 
absolute moral obligation on all employers to do what could 
be done for those who were not able to provide for themselves. 
'Гһеге had been few claims on the fund, as the industry had 
prospered, and many had not reached the age of ceasing work ; 
hence there was a grund opportunity of accumulating funds 
in readiness for future needs. бо far, only £14,780 had been 
invested. In other industries, of less importance than the 
electrical industry, better results were. shown. The motor 
industry, quite a young one, in 1914 received £5,500, expended 
£3,356 in relief, and had a fund of £19,000. In 1919 the figures 
were respectively £6,426, £5,479, and £36,588, and in the 
current year the receipts were no less than £17,288, the 


expenditure £8,000, and the fund £44,600. Further sums had 


been added, and altogether there was from £80,000 to £85,000 
available, putting the comparatively old electrical industry to 
shame. The Institution of Civil Engineers had accumulated 
over £100,000. A f 

The local advisory committees were proving very useful in 
advising on reliefs and as sources of revenue; one was now 
being formed in Manchester, which would show what Lanca- 
shire could do. One of the best ways of raising money was 
the appointment of collectors; if the beads would take a 
little more interest in this, much could be done. He would 
head the subscription list with 100 preference shares in an 
electrical undertaking which would produce about £6 a year, 
and he pointed out that those who presented capital benefited 
the Institution more than if they kept 1t and presented the 
interest after deduction of income tax, from which the Institu- 
tion was exempt. 

Mr. Lu. B. ATKINSON supported the toast in a humorous 
speech, in the course of which he discussed the chairman as 
a '" wa(i)ster," and hoped he was not wasting his time by 
vain appeals. Other allusions were to the sad cases of the 
contractor who could not get more than £5 a point. resulting! 
in starvation and cannibalism when he had to E.T.U.; of 
lamp makers attacked by a profiteering committee; turbine 
builders who fell exhausted into a vacuum, and cable makers 
whose dielectric losses made them sink into the trenches dug 
for their own cables. He ended with a serious appeal to the 
audience on behalf of those who fell by the way. 

Mr. W. О. SMITA, confessing that he was a hardened sinner 
who had never subscribed to the fund, declured his conversion, 
and sought redemption as a Life Governor, expressing the 
hope that many other hardened sinners would do likewise. 
The fact that only four applications for relief were received 
Yast year he ascribed to the youth of the industry; the pioneers 
had not had time to grow old, but that time would come. 
Those who retired before the war on modest savings had to 
face the enhanced cost of living and must be living on capital; 
their pensions would die with them, and their dependents 
would need help. Those who returned from the war with 
impaired health would age prematurely, and great demands 


would-be made on the funds of the Institution. They should 
accumulate large sums so that they need turn no one away. 

Mr. J. Y. FLETCHER, proposing the health of the chairman, 
said that the Motor Trades’ £80,000 was a reproach to the 
electrical industry. The fund was resting on too few sup- 
porters—there must be thousands of men who could contribute 
to it. He proposed a conference with the secretary of the 
Motor Trades’ fund to get the benefit of his advice. Mr. 
Manville’s name was well known to him as that of one who 
cared for the needy. 

The toast was accorded musical honours, and in his reply 
Mr. Manville expressed gratification at the result of the 
festival; beginning with £624, they. ended with over £1,031, 
including an additional subscription from Mr. Hirst of £3 for 
each year of their personal friendship (£105). 

In response to urgent calls for a speech, Mr. Hirst remarked 
that success in anything depended upon energy in three 
dimensions—movement, mags, and direction. He commended 
the fact to their consideration. 

During the evening Messrs. Royce and Howell, accompanied 
by Mr. Bernard Flanders, entertained the company with songs, 
which were greatly appreciated. 


LIST OF CONTRIBUTIONS IN CONNECTION WITH THE 


ANNUAL FESTIVAL DINNER. 


(This list ig incomplete.) 
CHAIRMAN'S LISI 


Ма. Н. BEVI8’S COLLECTION— 


E M il МР £ s.d. (cont.). E xs. d. 
„. Manville, M. P. .. 25 0 0 Heilbut, S ) 
Kincaid, Waller, Manville & 1 95 ) Чиово 
aw son .... 25 0 0 General R. Co tu © 29 
Devonshire, Sir James „СОЕ; General Rubber Co., Lid. ... 2 2 0 

alomons, Sir David, Bart... 3 3 0 с . з 
Bishop, O. Н... “ш. з. 11 9 Mr. J. Y. FLETCHER'S 
о E ү. Vis sat - 10 0 0 COLLECTION, 

aman, А. G 3 2 0| r.i 
Madgen, W. L. 2 2 0 соор, y H. . 1190 
pa ERES T S cdit 

aul, R. WM. и — 3 0 pot vp j 
Ferguson, Pailin, Ltd. wv. 220 wander; E. F — 0 10 9 
Carmichael, T. : 11 0 Jepson, A. E is 1 19 
Price, E. L., & Co. 1 1 0 i 1 1 0 
Crapper, Thomas, & Co. 1 1 0| т», J 110 
Sinclair, D. j. . 0 $9 . Бы 
Bauer HW. ошо 1 e 0 Richards, W. l. 110 
Ее Construction Co., boyd, W. R. p A 10 € 

td. ate Е ai .. 1010 0 бу, XN ANS Jine 1 9 
Bah Thomson-Houston Co., dB ae Cu мы | 1 0 
td. Ко Су s .. 1010 0 5 1 0 
Babcock & Wilcox, Ltd. 10 10 0 Wilson, E. ... 110 
Cash, Н. J., & Co., Ltd. 18 10 0| Railing, Dr. .. .. 11 9 
Cash, Н. J. s el 1 1 9| Collection at Works Commit- 
Berkeley, А. 4 40 tee Dinner, Connaught 
Kemnal, JJ... .. 10 10 0 Кот. . 8 0 0 
Marconi's Wireless Telegraph 
"e Ltd. jos jdn .. 555 0 Мк. V. F. HOLT'5 COLLECTION. 
Saree d n PNE е7 10 0 | a 1 F., & Co., Ltd... 2 2 0 

Тое Ca „„ ouglas, H. D., & Co. . 11 0 
A ene d b J. 1 1 0 Anderson & Robertson, Lid. 5 5 0 
Electrical Wholesalers’ . rie I. 1d. ... 1 1 | 

Te И әк ч T : — 3 
«Federation i. 7 от 10 10 o| Morris Ashby, Ltd. — 11 9 
Bertram, Thomas ЕЗ . 3 3 0 e & Turpentine Cor- bs ud 
Reníree, T. R ion Р $5 925 

CREE Pas Hoare, Marr & Co. . 1] 1 9 
CARDIFF AND DISTRICT LOCAL Symonds, R. H. De. s. 11 9 

ADVISORY COMMITTEE. John Bil, Dresser & Co., Ltd. L 1 0 
. _ Price's Patent Candle Co. 2 bog 
Jerrim, F. .- 9 5 0) Black, Т. F. 1 16 
Cassels, Dr. T. 0 7 6) Victoria Rubber Co .. 5 0 0 
Beaver, F.., 0 5 0 | Smith, Frederick, & Co., lid. 2 2 0 
Chapman, W. 0 5 0f Lindsay & Williams . 5 5 0 
lle, Н... 0 5 O|stromwall, T. . . 2 2 0 
Denning, W. J 0 5 0 Rylands Bros., Ltd. зое 
N 9 5 O|Broomhall, P. B., Ltd. — ... 1 1 0 
аиа 0 5 0 Johnson, R., & Nephew, Lid. 1 1 9 
nlorgan Rees, M. iis Christopherson, Сога & Co. 3 З 9 
Wayne Morgan, J. 1 1 9} Ogden, John, & Co... .. 1 1 9 
Morley New, G. G. 0 10 6 Cooper, Dennison & Co., Ltd. 2 2 0 
pma mou Ж 0 | Winter, Н. W., & Co. . 3220 
B р. PAN ^ j 010 6 Lankester & Son, Ltd. . 11 0 
Has ч B. : 1109 Burgess, Ledward & Co., Ltd. 1 1 0 
St E : T . 110 Solomon, Maurice .. 3 3 0 
ATENON ey Ea a Pe e Blay, W. F., Lt. 2 2 0 
General Electric Co., I. td. Taylor Bros. & Co., Ltd 5 5 0 
„ 25 0 0 Турке & King, Lil. 3 3 0 
Eastwood y W. 0 10 6 Langlev, Smith & Co. жк 2 2 0 
TTC ̃ 8 Lu... 119 
National Engineers! Supply ae 5 . 3 3 0 
Besley, С. А. . = 1 ] 0 Lu. one ex E vis; J Э 0 
Simplex Conduits, Ltd. 3 3 9| nr DR pde 
ка m" ii | i о East ‘Indies Crude Rubber Co. 1 1 0 
Electra Contracting Со. 110 Hill, Craven & Lo Ws : 1 10 
Santon Engineering Co. 11 0 Shropshire Iron 8 2 20 
Hill, Sidney ins е l І 0, Smith, Alfred, Ltd. 3 5 0 
„ 1 1 бом C. E. HUNTER'S COLLECTION. 
Runnals. H. C. . 0 10 0 | Saxonia Electric Wire Со. ... 110 
Miles, F. eso . 010 6] Lawton, John, & Sons Ltd. 1 1 0 
Tredegar Associated Collicries .. ( Locke, Lancaster, & W. W. 

Co. ds - P . 2 2 0 & R. Johnson & Sons э ә 0 
Hobbs. W. B. + + 11 9| Parker Кы Mou. peo wee 
Fletcher, R. Howard ... 2 2 0j Braby, Frederick, & Co., Ltd. 1 1 0 
Stibbs, F с" 010 9 Ravel C. Jose (Ga зе ob 140 
Tegetmeier, Norman . 0 19 0 

i W. E. M M 

Ata. H. BEVIS'S COLLECTION. | 5 „ x 

Garton A ИИА un r ee ш 

Stott Brothers i 125 .. 10 10 0| Ten Contributions 10 10 0 
Cawson, C., & Co. 2 20 А А 2 У 
Dover & Co x E .. 110 Mg. L. С. TATE'S COLLECTION. 
Hearl, Heaton & Sons, Ltd. 8 5 0| Riggs, W. (Girdlestone & Со.) Б 5 0 
Stern & Knowles .. 1 1 0 Drake & Gorham, Ltd. a. 330 

(To be continued.) 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved devices and apparatue, which will be published 


A Universal Motor. 


In Elektrische Kraftbetriebe und Bahnen for November 
4th and December 4th, an account is given of the manifold 
applications of a portable electric drill. Apart from the cus- 
tomary uses of the device, special interest attaches to the 
numerous other processes to which the machine can be 
adapted; these include sawing, the saw being moved and the 
work fixed; turning and drilling, the machine being converted 
into a lathe for either metal or wood turning with the aid 
of a few simple attachments; grinding and sawing at the 
bench, &c. In fact, the little machine fulfils the same func- 
tions in the workshop as the '' Electrical Mary Ann ” house- 
hold motor of Mr. Borlase Matthews was designed to fulfil 
in the domestic household. 


Further particulars are to appear 


FIG. 9. — FIRE ADAPTED FOR BOILING. 


in @ later instalment of the article. We illustrate herewith 
(figs. 3-6) some of the applications referred to. 


A New Electric Fire. 


A portable electric fire of a somewhat novel type is 
being placed on the market by Messrs. BAXENDALE & 
Co., Lrp., Miller Street, Manchester. The fire has a 
polished copper reflector and frame, and is fitted with 
a 750 watt circular element over which a small guard 
or rail is fitted (fig. 1). The principal feature of the 
fire is that the back leg is fitted with a spring hinge, 
and by a slight pressure on the handle the fire sinks back 
to such a position that the element and the guard for it are 
both horizontal, and a kettle or pan can then be placed 
over the element for boiling water or beating milk, &c. 
(fig. 2). When this operation bas been performed, lifting 
up the fire by means of the handle causes the leg at the 
back to spring up again, and the fire returns to its original 
position. Tt js quite reasonable in price. 


results. 


if considered of sufficiont interest, 


A Turbo:pump Control Switch. 


The November. issue of The Mining Electrical Engineer 
gives details of an automatic control switch which is claimed 
by the makers, Messrs. Norrincton & LANDON, Larp., to be 
the only one of its type on the market. This patent oil-break 
switch combination (fig. 7) has been evolved to meet a special 
requirement. It is a unit supplied in connection with a mine 
turbo pump. Colliery engineers have found that these turbo 
pumps frequently run away from their water, and when they 
do so, the water in the pump is revolved and churned, air 
trouble is developed, and usually the bearings seize, causing 
stoppage and loss of money: not infrequently very expensive 
rotors are burned out as a result of the seizure. 


Fic. 7.—À TuRBO-PUMP CONTROL SWITCH. 


The combination switch is a three-in-one, and whilst doing 
the ordinary duties of a main switch, prevents any such 
trouble arising; it is, further, able to take care of itself if sub- 
Jected to improper usage at the hands of rough labour. When 
the pump loses its water the gear of the switch acts and cuts 
off the supply, the motor is shut down, and with it the 
pump. If rough labour sees the pump standing and attempts 
to switch in (if the pump is still without its water) nothing 
If the pump has got its water, the operation of 
switching in and starting up can be completed. The switch 
has, apart from any usual automatic features, an armature 
which is brought into a given position when putting the 
switch in. lf the water is there and the current valve is right. 
this armature is drawn up to a magnet pole face and releases 
a detent, which allows the armature. to return should 
the pump lose its water; otherwise the switch holds in, and 
the pump runs as long as it has any duty to perform, that is, 
water to pump. A very clear mechanical indicating device, 
showing the on and off position, is provided. 


U 


: 2 585 = .- e æ 
2 - * * 
` . 


883 


NEW PATENTS APPLIED FOR, 
. . (NOT YET PUBLISHED.) 


Compiled expressly for this journal by Messrs. Serron-Jongs, O'DgLL AND 
SrzPHENs, Chartered Patent Agents, 285, High Holborn, London, W. C. 1. 


1920. 


34.117. Electrolytes for electrolytic cells.“ Metropolitan-Vickers Electrical 
Co. December 2nd. (United States, December 9th, 1919.) s 

34,120. "'' Electric hoists, lifts, inclined railways, &c. Otis Elevator Co. 
and Waygood-Otis, Ltd. (Otis Elevator Co.). December 2nd. 


34,129. *' Thermionic valves," F. Reynolds and Sillca Syndicate. Decem- 
ber 2nd. 
34,146. “ Electric ignition devices for internal combustion engines." М. F. 


Bardeau and Etablissements S. I. C. C. A. December 2nd. (France, January 6th.) 
34,157. '' Means fur locking and unlocking electric switch plugs. J. 
Gath. December 3rd. 


34,158. *'' Electric radiator." A. Worrall. December 3rd. 

34.169. Magneto-electric ignition machines." R. Bosch Akt.-Ges, Decem- 
ber 3rd. (Germany, December 3rd, 1919.) 

34,179. "' Apparatus for timing, recording, and checking telephone calls.” 


J. G. Sutherland and W. С. Sutherland. December 3rd. 


34,301. ‘* Induction coil systems." A. C. Gunstone., December 3rd. 

34.208. Electric switches," J. Hall & Co. and G. F. Ostins. December 
àrd. 

34.218. Electric“ switches.“ British Thomson-Houston Co. (General Elec- 


tric Со). and General Electric Co. December 3rd. 
34,2360. '' Means for regulating frequency of alternating currents.“ 
Trancaise Radio-Electrique. December 3rd. 
34,238. * Electric heating element.” 
and J. P. Coleman, December 3rd. 
34,290. *'' Rheostats." — Wisconsin. Electric Co. 
States, October 25th, 1915.) 


Soc. 
(France, December 6th, 1919.) 
Automatic & Electric Furnaces, Ltd. 


December 3rd, (United 


34.266. Electrical treatment of ferrous metals during casting." J. H. 
Wickett. December 3rd. 

34.276. Electric heaters." C. A. Xardell. December 4th. (United States, 
April Ith.) 

34,301. '' Electro-magnetically operated time-lag devices." R. Amberton. 
December 4th. : 

34,311. '' Means for rendering electric light switches, lamp-holders, &c., 
visible in the dark.” W. Emmersen. December 4th. 

34.3135. Relay devices, &c." J. Scott-Taggart. December 4th. 

34.316. '' Radio communication signalling systems." J. Scott-Taggart. 
December 4th. | 

44.306. " Fuses for electric circuits," J. Adamson and W. de Renzie. 
Deecmber 6th. 

$4,400. “ Electric lamp holder." E. S. Anderson.“ December 6th. 
1 $4,408. '' Interrupters for induction coils, &c." H. E. Donnithorne. Decem- 
er tth. 

34,409. '' Electric switch." H. E. Donnithorne. December 6th. 

34.410. Stand for examination of materials by X-rays." H. E. Donni- 
thorne. December 6th. 

34,411. "Electric. heating apparatus." B. K. Hearn. December 6th. 
34.423. “Amplifying devices." Siemens & Halske Akt.-Ges. December 
61h. (Germany, December Sth, 1919.) 

. 17. Dynamo-clectric machinery." H. F. Joel. December 6th. 

34. 50. Combined lighting and ignition system for motor cycles." H. 
Aron. December 6th. 


34.460. Generation of continuous waves for wireless telegraphy and tele- 
hony.” H. Morris-Airey, C. L. Fortescue, L, G. Preston, and G. Shearing. 
Jecember 6th. 

34,493. '* Making and breaking contacts of electric switches.” 
December 7th. - -E 
55 Radio apparatus." L. Cohen and J. O. Mauborgne. December 
71h. 

34.522. Electric pocket 
many, November 4th, 1919.) 


G. Turnock. 


lamps." О. Hoffmann. December 7th. (Ger- 


34.23. High and low frequency shunt circuits and arrangements in 
wireless telegraph receivers." N. P. Hinton. December 7th. o 

34,536. Sparking plugs." F. Monin. December 7th. (Belgium, Decem- 
ber &th, 1919.) 

31.537. Electrical apparatus." Е. L. W. Byrne. December 7th. 

34,543. *“ Electric light fittings." British Thomson-Houston Co. (General 


Electric Co.) and General Electric Co. December 7th. 


$4,994. “ Electric heating or resistance elements or units." J. C. C. 

Macdonough. December 7th. 

34,000. “ Method of controlling continuous current motors." Ocsterre- 

TE Siemens-Schuckertwerke. December 7th. (Austria, January 29th, 
6.) 

34.573. Sound reproducing instruments." W. Glass. December 7th. 
34.274. “System of distance control for regulating devices of electric 


vehicles." Maschinenfabrik Oerlikon. 
ber J0th, 1919.) 
34.602. Dynamos and motors." F. Bryan and С. H. Tatham. 
ber 7th. . | 
34,605. “Limit switch rheostatic brake." A. Davis. 
34.623. “ Sparking plugs." G. H. Barraclough. 
34.661. Apparatus for changing velocity 
rotation of two rotatable parts." 


December 7th. (Switzerland, Decem- 


Decem- 


December Rth. 
December &th. 

гапо and relative direction of 
Lancashire Dynamo & Motor Co. December 


8th. . 

34.655. Electric ovens." Electric Heating & Hardware, Ltd., and F. J. 
Wineberg. December 8th. 

34.677. Electric switches." N. Linslow and A. Rewrolle & Co. Decem- 
ber 8th. 

34.608. High-tension ignition for multicvlinder gas engines." T. Mohn 


and National Gas Engine Co. December Bth. 
34.726. '' Regulating systems for electric circuits.“ 


British Thomson- 
Houston Co. (General Electric Co.) and General Electric Co. 


December 8th. 


34.738. “ Welding electrodes.” A. P. Strohmenger. December Bth. 
768. Electric lamp holders, and shade carriers therefor.'" V. Hope. 
December 9th. 
34.781. Electrical plug switches, &с." E. Jones. December 9th. 
34,787. '' Generation of electricity for ships, &c." Н. Whiting. Decem- 
ber 9th 
34,804. '' Electric motor control." British Thomson-Houston Co. (General 


Electric Co.) and General Electric Co. December 9th. 


31.809. Telephone systems.” Automatic Telephone Manufacturing Со. 
December 9th. (U. S., December 20th, 1919.) , 

34.816. '' Shades or screens for electric and gas lights." С. Youatt. 
December 9th. 

34.429. Electric horn switches for automobiles.“ А. H. Richard. Decem- 
ber rh. 

34.547. ‘ Fastening device for supporting gas and electrical fitting, pen- 
dantas, &c." G. H. Tonks. December 10th. 

31.868. Electric cut-outs." R. Baron. December 10th. qe 

34,583. “ Mercury electric lamp." J. Barrollier and R. L. M. Belleaud. 
December 10th. (France, August 14th.) А 

34.405. ‘ Terminals for high-tension electric cable." A. J. Н. Elverson. 
December 10th. 3 75 

44.03. Mercury Witches for electrical apparatus." K. Kaiser. Decem- 
ber 10th. (Germany, December 15th, 1919.) 

34,905. '' Magnetos for internal combustion engines." Fabriques des 


Montres. Zenith, successeur de Fabriques des Montres. Zenith G. Favre-Jacot 
et Cie December 10th. (Switzerland. April 26th.) 
34.918. ‘Electric heating apparatus." С, G. Nobbe. December 10th. 
84.953. Device for fixing ends of strands of electric cables." G. Martinez 
and Pirelli-General Cable Works. December 111һ. v ims 
34.967. “ Sparking plugs." A. Farrington, G. M. Nicklin, and W. V. 
Rutter. December IIth. 
24.968. “ Switches for overhead runways.” D. C. Patterson. 
llth. 


December 
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PUBLISHED SPECIFICATIONS, 


The numbers in parentheses are those under which the epecificatione will be 


printed and abridged, and all subsequent proceedings will be taken. 


6th, 1919. 


A919. 
* Electrical steering gear.” J. Mackintosh and M. Walker. 
(153,924.) 
15.229. Method of and means for detecting impulses or waves com- 
municated by radiant energy." ^ Comparri Wireless Control Syndicate and 
M. Compare.. Jane 17th, 1919. (153,932.) Toes 


3,142. August 


17,603. “ Plates for electric accumulators or secondary batteries." Universal 
Accumulators, Ltd., and H. de Martis. July 14th, 1919. (153,935.) 

17.895. Circuit arrangements for telephone plants." Relay Automatic 
Telephone Co. April 2nd, 1919. (141,007.) 

17,896. ** Electro-maynetic switching apparatus particularly for use in 


automatic telephone exchanges." Relay Automatic Telephone Co. April 17th, 


1919. (141,657.) 

20.034. *' Electric furnaces.” D. F. Campbell. August lMth, 1919. 
(153,951.) | 

20,195. "'' Electro-magnetic switches.” British. Thomson-Houston Co. 
© (General Electric Co.). August 16th, 1919. (153,963.) 

239,325. ‘ Electric. switches." A. Pouchain. August 18th, 1919. (Addition 


to 131.285.) (153,972.) 
20,946. Switch for closing electric circuits only by knowledge of a. secret 
combination of symbols," E. F. W. Leede. August 26th, 1919. (153,990.) 


21,624. “ Electric telephone and like signalling systems and cables. there- 
for." Western Electric Co. (Western. Electric Co.). September 33rd, 1919. 
(153,995.) 

21,992. '' Electric. fans.” P. H. D. Pudumjee, September 6th, 1919. 
(154,003.) - 

22,423. ''Submarine sound signalling apparatus and the like." T. F. 
Wall. September 12th, 1919. (Addition to 126,654.) (154,009.) 

22.977. Commutaters for dynamo-electric machines.“ G. A. Juhlin and 
Metropolitan-Vickers Electrical Co. September 18th, 1919. (154.021.) 

23,099. ** Electric witches.“ Crompton & Co. and W. F. Jones. September 
J9th, 1919. (154,022.) 

23,576. '' Telephonic and line transmission systems.” Western Electric Co. 
(Western Electric Co.). September 25th, 1919. (154,027.) 

23,750. “ Bi-polar electrode electrolvsers." G. G. Hepburn and Mather 
and Platt. September 26th, 1919. (154,029.) 

27,967. '' Electricallv-conductive ramp rails." R. Haddan (J. B. Regan). 


November 7th, 1919. (154,060.) 


28,725. “ Hollow base electric winches.” A. Cunningham. November 19th, 
1919. (154.063.) 
30,799. Electric circuit interrupting devices." F. W. Le Tal! (Westing- 


house Electric & Manufacturing Co.). December 9th, 1919. (154,075.) 


31.253. “ Storage battery cells.“ D.P. Battery Co. and J. Waddell. Decem- 
ber 13th, 1919. (154.083.) 
32.789. *' Indicators for electrolytic cells.“ 1. H. Levin. December 31st, 
1919. (154,089.) 

1920. 
1,5304. ''Magnetos." J. H. Tournayre. February 21st, 1919. (139.155.) 


2,781. '' Speed control arrangements for dynamo-electric machinery. Sie- 
mens-Schuckertwerke. July 3rd, 1917. (138.363.) | 

4,225. ‘Electrode holders for use on electric are welding or cutting." 
C. B. Waters. February llth, 1920. (154,104.) 


5.549. Process for the electro-deposition of alloys of copper and zinc.” 


S. О. Cowper-Coles. February 24th, 1920. (154.108.) 
9.799. Spark plugs." A. E. Watts. April 7th, 1920. (154,123) 
11,733. '' Toy electric motors.“ F. Hornby. April 28th. 1920.  (154.130.) 


15.089. “ Mounting and protecting of banks of relays and other apparatus.“ 


Western Electric Co. November 24th, 1917. (144,299.) 
21,876. '' Magneto-electric machines of small size.” 


: Philipps Akt.-Ges, 
July 21st, 1919. (149,346.) 


French Railways and Electric Traction.—Down to the 
present time electric traction on the railways in France has 
only been introduced in the suburbs of Paris, on mountain 
railways such as Le Fayet-Chamonis and Valloreine, on the 
Paris, Lyons & Mediterranean Railway, and the narrow- 
gauge line from Villefranche to Bourg-Madame on the Midi 
Railway Co.'s system. The working of normal gauge lines 
by electricity was about to be realised on the latter company's 
lines from Lourdes to Montrejeau and the branches leading 
to the Pyrenean valleys at the end of 1914, but the system 
was not inaugurated hecause the Post and Telegraph Adminis- 
tration had not undertaken the necessary measures for the 
protection of telegraph network from induction, and the 
company was, therefore, awaiting the permission necessary 
to start the traffic. As is already well known, the directors 
of the Paris. Lyons & Mediterranean, the Orleans, and the 
Midi Railway Companies have decided to convert to electric 
traction a length of 5.240 miles of railway, commencing with 
the lines passing at the side of or traversing the mountainous 
heights from which the rivers spring which are to yield the 
hydro-electric power to be used in connection with the work 
ing of the railways. The Orleans Railway Co. has applied 
for water power concessions in the valleys of the Dordogne 
and its tributaries, where about 450,000 H.. is available, 
although the power required by the company is estimated at 
300,000 н.р. for the working of about 1.860 miles of line. In 
the case of the Paris, Lyons & Mediterranean Railway Co., 
the length of railway to be converted is 1.550 miles. The 
company does not propose itself to establish hydro-electric 
works in the Alps; but to purchase supplies of power from 
the existing companies which have submitted for official sane- 
tion schemes for verv considerablv enlarging the productive 
capacity of their existing works. The engineers of the Midi 
Co. have for years been investigating the question of electric 
traction. and would have had 62 miles in operation in 1914 
if it had not been for official delay. as previously mentioned. 
Besides the hydro-electric works established for the working 
of the Lourdes-Montrejeau line. the company possesses three 
other works. and has secured control over the principal water- 
falls available in the Pyrenees. The total length to be con- 
verted is 1,530 miles. It is calculated that the transformation 
to electric traction of the mileage above mentioned will result 
in an economv in coal alone amounting to 2.00, 000 tons per 
annum, or 150,000.000 fr., although the programme is ex- 
pected not to be completed before the lapse of 20 years. 
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MERE MECHANISM. 


PROFESSOR ARTHUR DENDY, speaking before the- Eugenio 
Education Association on the 14th inst., remarked that 
we had approaclied very near slavery to ‘‘ mere mechan- 
ism," and he proceeded to question the advantages of 
science and mechanical progress from the point of view 
of humanity ; : he appears to have come to the conclusion 
that primitive conditions were: superior. In fact he 
seems to have spoken as though the disfigurement of the 
country by. railway tracks and slag heaps, the use of 
motor сагв, aeroplanes, tube trains, and the provision 
of ''gin' palaces,” and crowded theatres, could be 
lumped together in a heap as one great curse, and 
abolished with advantage to the human race. | 

We have not forgotten the remarks: of that great 
teacher, Ruskin, in a somewhat similar strain if con- 
demnation 'of railways and other apparatus which inter- 
fered with the enjoyment of Nature. And we recall а 
remark of another . philosopher, John Stuart Mill, who 
declared that all the improvements of civilisation had 
not lightened the toil of one human being. | 

These sporadic attacks: which are made from time to 
time, by great: ‘thinkers, upon the advancement of 
science, are in our opinion misdirected. 

The real fact is that the only lines upon which ad- 
vancement of the human race is at present discernible 
are the lines of scientific research, discovery, and 
mechanical. application. In no other branch of human 
activity have such results been obtained. .Improvements 
in systems of Government, and in. morals and manners, 
appear to be. considerably less rapid. 

The gifts which science has presented with both hands 
to humanity since James Watt put steam engineering 
upon а scientific basis, and which are, generally speak- 
ing, within the reach of the mass of civilised popula- 
tions, are-such as ancient kings and.princes would have 
given one-half of their kingdoms to obtain. To вау 
that.all human labour. has .not thereby been reduced is 
to state what is.not correct. The inventions and im- 
provements of the last hundred years have increased 
the potential productivity of every human being tenfold, 
while at the same time lifting from him many of the 
heaviest .burdens of labour altogether, and generally 
increasing his -comfort, improving his prospects, and 
enlarging his leisure. 

Unfortunately, . it must be confessed that the improve- 
ment is nothing like what it might have been, and what 
it ought to have been. The scientific men and the en- 
gineers have done their part, and have produced actual 
results which can be repeated indefinitely, and which 
they:still improve upon. from. day to day, in transport 
facilities, means of communication,. cultivation and 
production of.every necessity of life, even in apparatus 
for educational purposes. 

But having produced. these things, unfortunately 
their control ceases, and the management is taken over 
by & horde of,politicians, lawyera, profiteers, and car- 
eerists, whose capaeity for self-advancement, and self- 
advertisement is in inverse ratio to their scientific 
It is-the bad management and unfair. dis- 
tribution of all-these benefits, provided by the modest 
and silent slaves of science, which have produced the 
slums апа the waste, and the wars which from time to 
time burn up in one vast conflagration all the accumu- 
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lated stores of wealth and welfare produced by the 
previous generation. | оз 

Ruskin and John Stuart Mill and Prof. Dendy and 
many others would have been better employed in attack- 
ing the persons who are responsible for the management 
of our affairs, than in depreciating the solid achieve- 
ments of the real makers of civilisation. If imagination 
on the part of modern philosophers is occasionally a 
little lacking, we would suggest that it might be stimu- 
lated by healthy exercise undertaken, not with the pri- 
mitive tools which preceded the age of steel (for that 
might be carrying their argument too far), but with 
the very best hand tools which can now be obtained. 
They might get a little coal without the assistance of 
winding engines or fans; or if they objected to coal- 
getting, as а dirty and unnecessary operation, they 
might cut up their daily ration of wood fuel with a 
hand saw. A trip across the Atlantic in a 50-ton sail- 
ing ship would -provide a useful holiday, and a walk 
from Land's End to John o' Groats would enable them 
to see а lot of country unspoilt by railways. Pumping 
water from а well, reading by the light of an oil lamp, 
and communicating with their friends by means of 
letters carried by a servant on horseback, would also 
assist them in going right back into the good old times. 

In our opinion, it is unfortunate that scientific and 
practical men have so little to do with the control of the 
world's affairs, and we are convinced that little improve- 
ment will be made until such men are not only occasion- 
allv called into council to deal with emergencies, but 
are placed in positions of power and responsibility. The 
blame for the present chaos lies entirely with men who 
could be classed as non-producers; it is they who make 
war, and what sometimes appears almost to be worse. 
who make peace. They stand in the way of the practical 
man, sometimes in single powerful units, sometimes in 
committees and battalions, but it is alwavs they who 
postpone action until too late; who spend, in waste and 
foolishness, the money that ought to be used in reaping 
the harvest field of labour; who then turn round and 
blame the advancement of mechanical science. It is as 
though the producers presented them with & beautifully- 
finished motor car capable of running on the road at 
40 miles an hour: and they jump in and proceed to 
drive it over the cliff at Beachy Head. Then, when the 
survivors contemplate the results, they blame the car 
and its makers. : 


(Qe EES 


The proposal to form an Engineers’ 
Club for London, on lines similar to 
those on which the Manchester Club has 
become so firmly established, is making 
good progress; many names have been sent to the en- 
gineering Press in support of the scheme, and pre- 
liminary steps have been taken towards the formation of 
a provisional committee to carry out the project. While 
the support alreadv received gives good reason to be- 
lieve that succesg is practically certain, we earnestly 
request those in favour of the establishment of the club 
to forward their names without delay, to us or any of 
the engineering journals. To those who have already 
written to us we offer our thanks, and beg them to 
accept this acknowledgment for the moment; they will 
be placed in communication with the organising body 
when it is formed. 

It is interesting—and heartening—to know that an 
engineers’ club is actually in course of establishment in 
Birmingham, and that so much progress has been made 
that an option on suitable premises has been exercised. 
With regard to the London club, it is generally agreed 
that sleeping accommodation is a sine qua non, for the 
comfort of the very numerous country members who are 
certain to join in. A central situation is also а car- 
dinal feature of a satisfactory scheme. It is clear, there- 
fore, that the plans must be laid on an ambitious scale. 
in order to command success. On the other hand. with 
a sufficiently large membership there should be no in- 


Engineers’ 
Clubs. 


superable difficulty in carrying out the project, which 
would have the great advantage of a good load fac- 


' tor," as the Electrician has aptly pointed out, owing to 


the large number of visitors from the provinces who 
would maintain a continuous demand on the resources 
of the club, not only during the day but also in the 
evening. 

We shall keep our readers informed as to any de- 
velopments that take place, and again invite them to 
signify their support—which, of course, does not commit 
them to any liability whatever. 


THERE are certain cases where elec- 
Electric-Supply tricity supply companies are parties to 
Agreements with agreements with their local authorities 
Local Authorities. by which they agree not to charge the 
ordinary consumer above a certain 
price per unit. . In the abnormal circumstances of the 
last few years many companies have obtained statutory 
orders to increase their maximum price, and such price 
has been usually above the agreed amount. The com- 
panies affected, therefore, have been unable to take 
advantage of the higher statutory price because the 
agreement with the local authority has stood in the way. 
A case has recently been tried in which an agreement 
of this kind came up for review. Although this was 
reported (in our issue of November 5th last), it is doubt- 
ful whether it has received quite as much attention as 
it should. It was particularly important, since 
the County Court gave judgment first in favour of the 
consumer, and later on the, High Court on appeal re- 
versed it. In giving the judgment, it was held that 
the consumer was no party to the agreement in the 
sense that he could set up the contractual provisions as 
a reason why he should not pay the price authorised 
by the Electricity Commissioners: In legal parlance, 
the agreement was held to be in the strictest sense res 
interalios acta. ‘It was apparently supposed by the local 
should charge private consumers. The Court held, how- 
ever, that the Corporation had no trust towards its 
individual burgesses to do any such thing; it could not 
be argued that the agreement was an answer to the 
statutory demand of the company against the consumer. 
Primá facie, therefore, this verdict would seem to be a 
very valuable one for any other companies which are in 
the same boat as the Carmarthen Co. in this respect. 


Тнк report of the House of Commons 

The Telephone Select Committee on Telephone Charges, 

Report. which was issued last week, is abstracted 

, elsewhere in this issue. In substance it 

does not differ greatly from what was anticipated. The 

flat. rate for unlimited service has gone for good, to- 

gether with the ‘‘ measured service ” rate, leaving only 

the rational and just message rate. The Committee, in 

fact, has decided that the payment shall be in propor- 

tion to the value of the service rendered, precisely 

in accordance with the principle of ‘‘ payment by re- 

sults, which is regarded by economists as the right and 
just system of works management. 

Already the continued advance in wages of employés 
since May last has swallowed up the estimated balance 
of £800,000 for the first year, and consequently there 
will be a deficit in the second and succeeding years if 
the Post Office estimates are realised. It is to be hoped 
that this may be met by economies rather than by a 
further increase in the tariff though this is indeed a 
forlorn hope. E 

We are pleased to see that the Committee recom- 
mends the extension of research, and the liberal reward 
of inventive genius. When we contemplate the vast 
gcale on which our American friends conduct their tele- 
phone research, we almost despair of the possibilities of 
research on the very limited lines of a Government 
department in peace time. However, the public in- 
sisted on nationalising the telephone service, in spite of 


- our warnings, and must lie on the bed it has made. 
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. of fundamental national importance. 
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THE QUALITY OF INDUSTRIAL COAL SUPPLIES. 


By J. S. 


Ed 


WHATEVER may be said for or against the methods 
adopted by those responsible for the management of the 
British coal mining industry, it is a well recognised fact 
that industrial users of coal for steam raising and gene- 
ral manufacturing processes are experiencing increasing 
difficulty owing to the almost wholly unreliable and 
inconsistent nature of their coal supplies, and this 
difficulty has certainly become more pronounced now 
that the output of coal only barely meets the country's 
requirements. 

The possibility of reorganising, standardising, and 
generally improving the methods employed in the pre- 
paration of coal for the consumer does not appear to 
be an attractive proposition to the colliery proprietors, 
and the consistent manner in which they have always 
disregarded the testing and analysis of their product 
strongly suggests that they prefer the ton to the British 
thermal unit as a selling basis. 

“There is no other industry, evea E the 
importance of ‘coal mining, where such indifference to 
the quality of the marketed article has been displayed. 
Steel manufacturers, iron founders,. cement manufac- 
turers, and the like all devote the closest possible atten- 
tion to the analysis and value of their products, and it is 
common practice to furnish the customer with guaran- 
tees based upon actual tests carried out by, and at the 
expense of, the manufacturer; but the colliery people 
have never been in a position to give any satisfactory 
guarantee as to the minimum calorific value or maximum 
percentage of ash which the consumer might reasonably 
expect his deliveries to show; indeed, it is not uncom- 
mon to meet colliery agents and coal merchants who are 
unable to define a British thermal unit, and are com- 
pletely ignorant as to the significance of a proximate 
analysis. 

To afford some protection against this unfortunate 
state of affairs, it has been the practice of large con- 
sumers to obtain the necessary apparatus and employ 
assistants in order that they may, from time to time, 
ascertain the calorific value of the coal which they re- 
ceive, but although this information provides a basis 
for calculating the efficiency of the plant, it has no in- 
fluence upon the quality of the deliveries, as unsatisfac- 
tory fuel cannot very well be rejected, and the strongest 
protest has very little effect upon the colliery people 
or their merchants. 

Many thousands of tons of coal containing any chine 
up to 35 per cent. of ash are dumped daily upon the 
consumers of London alone, and when it is remembered 
that this useless material is conveyed an average dis- 
tance of, say, 130 miles, and that when it is received 
it limits the output and impairs the efficiency of costly 
plant, increases the operating costs, and involves special 
machinery and additional labour and expense for its 
subsequent removal, it is not an exaggeration to say 
that in its effect upon transport and the efficiency of 
industry, the question of improved coal supplies is one 
It has become 
common practice for the chairmen of colliery under- 
takings when addressing their shareholders to dwell 
upon the sins of the Government and the Miners' Federa- 
tion, and their grave effect upon collierv finance; there 
is seldom, however, the slightest reference to the require- 
ments of the coal consumers, or the very real need for 
reformed methods of washing, grading, and standardis- 
ing supplies. 

Assuming the colliery industry as a whole to be con- 
trolled by men who regard the well-being of the country 
as worthy of consideration, it should not be difficult to 
effect a very big improvement in the preparation and 
distribution of industrial and domestic coal supplies. 
, Each colliery would require a properly equipped 
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laboratory and the services of a qualified fuel analyst, 
whose whole time would be devoted to continuously test- 


ing and recording exact particulars as to the value of 


the output of each grade of coal. This information 
would be of the utmost value to consumers and the col- 
lieries could be called upon to furnish the test results 
from time to time when forwarding invoices or accounts, 
and when accepting а contract they would be in a posi- 
tion to give a reasonable guarantee as to the class and 
quality of coal which would be supplied. ‘The whole of 
the test results and the method of sampling and testing 
should be open to inspection at any time by qualified 
Board of Trade inspectors, and it might be found desir- 
able to establish penalties which would be imposed where 
it was found that any coal had been dispatched from 
the pit containing an excessive amount of non-com- 
bustible matter, or otherwise falling below standard 
values which might be established with due regard to 
the location of the consumer and the character of the 
pit which was being worked. 

The establishment of laboratories at the collieries 
would provide information which would be most valuable 
to some 50,000 industrial coal consumers, a very small 
proportion of whom are able to undertake the work, 
the majority being, therefore, utterly at a loss to deter- 
mine the efficiency of their plant, and entirely at the 
mercy of the colliery proprietors in the matter of the 
quality of the fuel with which they are supplied. 

Prior to the flat-rate increases imposed during the 
war period upon all grades of fuel, the price of fine and 
nutty slacks was such that the heat value per unit of 
cost gave an apparent advantage i in favour of endeavour- 
ing to use low- -grade fuel containing a high pércentage 
of ash, and since the total supply of coal is now only 
approximately equal to the demand (even with limited 
exports) many consumers must of necessity continue to 
use low-grade fuel. although any advantage in the 
matter of price has long since vanished. 

The utilisation of low- grade fuel is, therefore, still 
booned by manufacturers of mechanical draught and 
stoker plant, and in consequence, it is still believed: to 
be a praiseworthy and profitable achievement to accept 
and pay for 30 tons of useless rubbish in every hundred 
tons delivered ; the full effect of this costly encumbrance 
is seldom considered, and it is safe to say that the 
national question of useless and utterly wasteful haulage 
which it necessitates is practically dismissed as of no 
importance. 

Assuming the scientific reorganisation of the coal in- 
dustry to be desirable, it should be a simple matter to 
bring about an enormous improvement in the average 
calorific value of industrial coal supplies by introducing 
improved and standardised methods of screening and 
grading, washing, and testing, and while it is admitted 
that there must always be a considerable residue of culm, 
dross, slurry, and other varieties of colliery refuse, it 
should be possible to prohibit the utilisation of this 
material at grew distances from the pits by arranging 
for its consumption by power stations, briquetting 
works, and carbonisation plants in, or near, every 
important colliery zone, thereby avoiding the senseless 
haulage of useless material over long distances. 

. After all, the purchaser of coal for every purpose 
really requires thermal units, and the most carefully con- 
sidered arguments, or elaborately presented test results, 
cannot possibly justify the acceptance of a high per- 
centage of non-combustible material if it can be shown 
that it is commercially and scientifically possible to 
reduce the ash content to reasonable proportions. This 
is more obvious than ever now that the additional plant 
and labour which the use of low-grade fuel involves iw 
so much more costly to provide, and it is high time that 
the consumers realised this and brought suitable pres. 
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sure to bear upon those responsible for the present state 
of affairs. "P . 

There is а grave danger that in pushing for increased 
output from the collieries the question of quality will 
be overlooked, and in this connection the Press and 
the publie will be well advised to reserve some of their 
criticism. for those who control the mining industry 
instead of concentrating it all upon the operatives. 


———————— 


SYNTHETIC INSULATING MATERIALS. 
ARTIFICIAL SILK. 


By R. W. KENNEDY. 


THE recent Government contract schedule for internal 
telephone wire, which specified that “cellulose silk” (not 
nitro or “ wood silk ") might replace real silk as an insu- 
lating material, serves to direct attention to recent develop- 
ments in the artificial silk industry, which should be of the 
utmost importance to the electrical world. 

The cellulose silk industry in this country has grown 
out of our aerial needs during the war. Опе of the early 
“ dope," or covering varnishes, applied to tauten and 
protect the fabric on aeroplane wings, consisted practically 
of a-solution of celluloid (nitro-cellulose) in acetone. А 
film of this material when applied to fabric and allowed to 
dry, has the property of contracting and thus tautening the 
fabric drum-tight on the aeroplane wing or fuselage. 

As is well known, however, ordinary nitro celluloid (made 
by the action of nitric acid on some convenient form of 
cellulose, such as cotton wool) is highly inflammable; and 
the introduction of a non-inflammable celluloid made from 
acetyl cellulose, or cellulose acetate, provided a non-inflam- 
mable dope film, which was exclusively used on our fighting 
machines during the later years of the war, 

Since, however, this non-inflammable celluloid also 
possesses important electrical properties, and since recent 
research has proved that the material is capable of pro- 
viding an excellent quality of artificial silk, its prospective 

utility under peace conditions would appear to be even 
greater than its undoubted importance in connection with 
the war. 

With regard to the use of cellulose-acetate artificial 
silk for insulating purposes, a number of interesting tests 
have been carried out at the National Physical Laboratory, 
Teddington, on behalf of the British Cellulose and 
Chemical Manufacturing Co., of Spondon, Derby. Two 
samples of No. 18 8.w.G. copper wire were supplied, 
one being covered with spun cellulose-acetate, and the other 
with ordinary silk insulation. 

The thickness of the spun cellulose-acetate covering was 
found to be 0:2 mm,, and that of the silk 0 06 mm. Three 
coils, A, B and с, each with from 40 to 50 turns, were 
made up on brass tubing 1 in. in diameter :— 

A, with covered silk wire; B, with spun cellulose-acetate 
covered wire ; and C was a coil similar to B, but dipped ina 
solution of cellulose-acetate in acetone and chloroform. 

The insulation resistance between the wire and the brass 
tube was measured with & pressure of 250 volte, and the 
results are given below in ohms or megohma per turn :— 

Temp. 

C. 


Humidity. Insulation resistance per turn. 
B 


Per cent. i " : 
20 0 (from 35,000,000 170,000,000 300,000,000 
desiccator) megoh ms megohms megohms 
20 40 180,000 2,500,000 10.000, 000 
megohms megohms megohms 
20 100 60,060 400,000 74 
| (saturated) ohms ohms megohms 


. The coils А, B, and С were then tested for insulation 
resistance under various conditions of temperature and also 
after immersion in water. The insulation resistance 
between the wire aud the brass tube was measured with a 
pressure of 250 volts, and the results are given below in 
megohms per turn :— 

; Insulation 3 per turn. 


24,000,000 
67,060,000 


i Temperat re. 
30* C. 
50° C. 


46,000,000 
320,000,000 


959 000 
... 11,000,000 


These observations were in each case taken after the coils 
= been exposed to the specified temperature for about 24 

ours. 

The coila were then immersed in water for an hour, and 
the insulation resistance measured: (1) Immediately after 
being taken out of the water; and (2) after drying at 
ordinary air temperature for 48 hours. .The following 
resulta were obtained :— | "P 
Insulation resistance per turn. 
| A. B. C.- 
(1) Immediately after immersion 0 0 0 
(2) 48 hours after immersion ... 450,000 13,000,000 14,000,000 


'These figures speak for themselves and, at least, warrant 
the careful attention of electrical engineers who happen to 
be concerned with the use of silk as an insulating material. 

The story does not, however, end here, since the cellulose- 
acetate “dopes,” or varnishes already referred to, have 
important and useful electrical properties. Non-inflammable 
celluloid dissolved in suitable volatile solvents provides 
either thin or thick insulating varnishes for a wide variety 
of electrical purposes. Applied as insulating varnishes to 
armature and field coils, transformers, &c., the material is 
claimed to withstand heat, oils, gases, and acid vapours. 
The melting point of these varnishes is in the neighbourhood 
of 194? C., but at about 180° C. the material becomes 
plastic, although it suffers no other change. | 

Quite an intereming development of the insulating- 
varnish side of this materialis to be found in the prepara- 
tion of a‘paper insulating tape. For this p & coil of 
paper tape is mounted inside а tin box which is filled with 
cellulose acetate dope, or insulating varnish, and, as 
required, strips of the paper tape may be pulled from the 
box, from whence it issues completely impregnated and 
covered with varnish ready foruse. Such thin paper insulating 
materials have been found to break down under the follow- 
ing pressures: one layer, 250 volta; two layers, 660 volte ; 
three layers, 2,700 volte. | 

Mention may final be made of the value of non- 
inflammable celluloid for accumulator cases and as a general 
insulating material. Such sheets possess all the good 
qualities of ordinary celluloid, but, supremely important 
point, they are fire-resisting and non-inflammable even 
if strongly ignited in a hot flame, Non-inflammable 
celluloid sheets have a tensile strength of 286 kg. applied 
to а strip 2 cm. wide, the elongation being 55 per cent. 
Plates of the following thicknesses have broken down under 
the stated voltages :—0':2 mm., 18,200 volts; 0:25 mm., 
15,800 volta; 0:35 mm., 22,000 volts; 0:45 mm., 25,000 
volts ; 1:0 mm., 26,000 volts; 1:8 mm., 31,000 volts ; 
and 2 mm., 35,000 volts. 


——— P — ање аала алате — —H—— soe 
HOME LIGHTING ECONOMIES. 
By "VOLTMAN." | 


IMPORTANT as the advantages are which the tungsten 
metal-filament lamp has conferred on electric ligbting, it 
has at least one disadvantage, which one might reasonably 
add to that of high initial cost, compared with the old carbon- 
filament lamp—namely, that it is impossible to obtain 
small units of light on the regular supply voltages of 200- 
250 volts p.c. Тһе householder having an alternating 
supply is much better off, as he can at least use a small 
transformer for low-voltage lamps of 8, 5, and 8 C.P., and 
thus obtain these desired small units of light. The writer, 
whose house supply voltage is 230, once noted from a Jamp 
maker’s list that he could obtain an 11-C. . lamp taking 
15 watte. Buying one, as an experiment, by the time he 
got the lamp home, a distance of 10 miles, the exceedingly 
fragile filament had broken in three places, and bang had 
gone 33. 9d. Ав some lighting economies had perforce to 
be effected, it became necessary to think out what could be 
done, as 20 or 80-watt lamps were too powerful and 
wasteful at a number of points. A look round sundry 
second-hand dealers’ shops brought to light a few carbon 
lamps of 220 volte, and 6 and 8 c.P. Reckoning the con- 
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sumption at 3 watts per candle," they were comparable 


with the. lowest powered unit in tungsten lampe, but the 
real point in the economy of using them was that they only 
cost 6d. each, as compared with Эв. 9d. or 4s. for new 
tungsten lamps. The lamps of 20 and 80 watte which 
they replaced, were put in reserve for renewals. 

Still on the search for further economies combined with 
efficiency, a simple plan was evolved to light а few 
inaccessible places and dark recesses where there is usually 
a risky tendency to use a taper or match. It is a plan that 
works well, and would seem capable of considerable appli- 
cation. A quite small and inexpensive 4- or 6-volt accumu- 
lator is connected in series with a convenient switch 
controlling two or three of the ordinary lights. А simple 
alteration to the switch always puts the accumulator on 
charge at a low rate whenever the lights are switched on. 
From the accumulator terminals a few circuits were tapped 
off, a length of flexible, а miniature switch, а lampholder, 
and a 4-с.р., 4-watt lamp being rigged up for each 
individual light, thus providing a useful and safe inter- 
mittent light just in those places where lights are never 
installed. Тһе back k. M. FT. of the accumulator does not 
appreciably diminish the main light on 230 volts. 

Another point in lamp economy is that of utilising the 
self-repairing property of the. tungsten filament. Never 

i a burnt-out lamp without seeing if it will weld up 
by giving it a smart tap with the current on. The writer 
has had as many as four self-repairs on a 20-watt lamp before 
it was finally “dead,” the extra life being estimated at 
300 hours. These over-run lamps make a very fair sub- 
stitute for “ half-watts,” and can replace two normal lamps 
during their short but merry existence. 


ers amore 


THE TRADE SITUATION 


- — 


(SPECIALLY CONTRIBUTED. ] 


IN -WESTERN 


Тнк effecta produced in the shipping and dyestuffs 
industries by the payments already made, and to be made, 
by Germany in respect of her liabilities under the indemnity 
provisions of the Treaty of Versailles, are worthy of review. 
These effects, together with the allied considerations of the 
bearing on the situation of the rate of exchange between 
different European countries, and of the interchange of raw 
materials and of manufactured products between those 
countries, make it worth while to investigate the matter 
with a view to arriving, if possible, at a reasonably clear 
idea of what is required, what is taking place, and why 
what is (or was) required is not happening, so far as that is 


case. 

Wealth is goods, and money, even gold money, is merely 
a token. It cannot be. eaten, or worn, or used to build 
houses, or to effect transport. Yet some of the talk during 
the war about making Germany pay, seemed to indicate the 
point of view that Germany would be called upon to send out 
2,000 traius, each of 50 trucks, and each truck containing 
10 tons of gold, the total coming to between 10 and 15 
thousand millions of pounds sterling. This sum was to be 
divided among the belligerents responsible for Germany’s 
overthrow, and an era of enormous business activity was to 
follow, the money being used to pay for British-built ships 
to replace those sunk during the war ; to buy British coal 
for export to France and other countries needing it ; and in 
general to pay for any raw or manufactured material 

uired by any country (except Germany), and produced 
by any other country (except Germany). 


Set down thus, the supposed view-point is manifestly . 


absurd, and no one will be found to admit that he ever held 


it. Some will say that Germany was to surrender her - 


stocks of raw material, others that Germany was to hand 
over manufactured articles which she was peculiarly 
qualified to produce. Of the first class, potash deposite and 


* We should say 5 watts per candle. at normal voltage. But 


cheap carbon lamps might be over-run at a high efficiency with a 


short life.—Eps. ELEC. Rev. 
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coal were frequently mentioned. As regards the second,. we 
prefer not to enter upon a controversy as to whether Britain 
or Germany is the better equipped or better able to produce . 
various classes (or any class) of manufactured products. 
оаа about pianos and toys аге sufficiently divided to be, 
typical. » | S 
The policy of keel for keel and ton for ton” has 
resulted in the dumping of two million tons of shipping 
suddenly upon the British market, and under the ty 
the Germans are liable for 200,000 tons of new shipping 
early for & number of years to come. This cannot fail to 
ring about а slump in shipbuilding, апа to increase un- 
employment in that industry. Yet from the point of view 
of the owners and users of ships, it seems fair that their 
losses should be replaced, and that the home shipbuilding 
programme should consist of extensions to the pre-war 
tonnage. 
Turning now to dyestuffs, we find that the Treaty pro- 
vides for the immediate acquisition by the Reparations 
Commission of anything up to 50 per cent. of the total 
stock of all dyestuffs and chemicals held by Germany at the 
date of the Treaty’s coming into force, and up to 25 per 
cent. of her total production for the next four years, or until: 
the end of 1924. The dyestuffs industry, however, being 
one in which the Government is considerably interested, 
and, indeed, involved, has secured the passage of а Bill 
through Parliament which will safeguard the interests of 
that industry by a system of licensing, for. the express 
purpose of restricting the importation of dyestuffs: into this 
country; and not all the efforts of Lancashire and the 
other textile districts succeeded in obtaining any mitiga- 
tion of the provisions of the measure. Yet, in spite of this, 
we know that the proposed production programme in 
respect of dyestuffs has been considerably curtailed, and 
that the installation of the plant required to put’ that-pro- 
gramme into effect has been postponed. . It would be 
interesting to be informed whether this curtailment is due to 
the influx of German dyes which we are to receive, or-to' an 
apprehension that the slump in trade of which everyone is 
talking is to be severe and prolonged. L 
- We are faced with the fart that as Germany cannot, pay 
in gold (and nobody wants paper marks), she must pay in 
goods, and that the importation of any kind of goods, raw 
or finished, for use, or even for re-export, renders unneces- 
sary the production of a like amount of goods of that kind 
in the country into which those goods are imported. One 
gathers that the British Government is inclined to support 
this view, but that the French Government regards it with 
less favour. Nevertheless, an investigation of what is going 
on creates a strong impression that, in spite of the attitudes 
of the respective Governments, individual *French firms are 
trading with Germany, but that, certain -notable exceptions 
notwithstanding, individual. British firms are not doing 8. 
For our own part, we do not believe that the slump in 
trade will be either as severe or as prolonged as seems to be 
commonly supposed. The present state of the international 
exchange acts as an effective bar to the export of British 
goods to many European countries. In France, with. the 
franc at nearly 60 to the £, British prices frequently appear 
80 fantastically high that, in spite of the congested state of 
the order-books of many French factories, it is not a coni- 
mercial proposition for the Frenchmau to buy from Great 
Britain. The same is largely true of Belgium, with*the 
Belgian franc at 56 to the £, and Belgian customers 
have recently made considerable purchases of machinery: at 
attractive prices and on good deliveries from Scandinavian 
manufacturers. In Holland, that favoured corner of Europe 
into which all the wealth appears to have been swept up, 
the gulden stands at, 11, instead of the normal 12 to the £, 
but the slight reduction apparently brought about in the 
priee counts for nothing with the mark at 260 to the £; 
and even the pro-British sympathies professed by the Dutch 
are not proof against German machinery prices at between 
one-third and one-half of the corresponding British prices. 
Holland is also in a position to buy from Belgium, and the 
Belgians are working very hard to restore their former status. 
The sentiment ignorantly expressed against America by some 
Englishmen, that she has done too well out of the-war, can 
be heard in Belgium as well as in France with reference to 
England, but this feeling will disappear, at any rate in 
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Belgium, as the franc rises in value. The import of iron 
and steel into this country from Belgium during the month 
of November, 1920, was four times what it was in the 
corresponding month of 1913. German coal is boosting 
French and particularly Belgian industry, while its s arcity 
delays the restoration of German industry. | 

The conclusion indicated by these facts appears to be 
that, until the restoration of s»mething like normality in 
the European international financial situation, it is to 


British trade, at home and within the Empire, that British 
manufacturers, particularly of electrical goods, must look 
for their opportunities of output. At some future time we 
shall be able to fulfil the needs of Europe on as vast a scale 
as, or even vaster than, ever before; but now, if we have 
the courage, and go the right way about it, we are offered 
an unparalleled opportunity of building up such a trade con- 
nection within the world-wide British Empire as will defy 
all subsequent external efforts to undermine it. 


NEW DISTRICT RAILWAY ROLLING STOCK. 


THERE can be no doubt that everything that can possibly 
be done to cope with the tremendous problems presented by 
the congested state of the London traffic, is being done by 
the Underground Electric Railways Company. ~ 

A week or two ago we described a new type of car intro- 
duced on the Piccadilly Railway, and now we are able to 
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give particulars of what may well be described as the 
dernier cri in electric railway rolling stock. | 

This, the first of an order consisting of 100 cars, was 
delivered last week, and on December 23rd representatives 
of the Press were given an opportunity of viewing the train 
and experiencing its running. 


Ес; 2 & 3.,—INTERIOR OF CAR. 
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The car is slightly larger than the old type, being almost 
50 ft. overall, while the extra width of the car—a foot — 
makes a wonderful amount of difference to the rance 
of the interior and carrying capacity. Fig. 1 astrais 
the exterior of the car. The most noticeable feature 
is undoubtedly the arrangement of the doors. As will 
be seen from fig. 1, there are three sets of sliding double 
doors on each side, each affording entry to two persons at 
a time. By this means a great deal of time will be saved 
at stations, leading to a general speeding-up of the service, and 
no matter in what part of the car a passenger may be 
seated, he will always have a door immediately err 

The diameter of the wheels is 6 in. more in this new 
type, making it 32 in. А new colour is used in the 
exterior finish ; this is a dark red—known as engine 
lake"— which greatly improves the appearance of the 
train. : 

The arrangement of the doors naturally divides the 
carriage into four parts. The seats in the end compart- 
ments are arranged transversely, and while designed to seat 
two persons, can seat three, owing to the absence of the 
usual arm-rest. In the two central divisions the seats are 
placed parallel to the length of the train. The seats are 
upholstered in a brown imitation leather, and in con- 
formity with the present accepted practice have a back- 
ward tilt and convex backs. The much used (and abused) 
straps have been eliminated, and vertical rails are provided 
for standing passengers at the sides, and also in the centre. 

Ventilation is effected by means of openings in the 
arched roof, the clerestory roof of the old cars having 
been dispensed with. 

The lighting is excellent, being provided by lamps with 
opal reflectors. The roof is painted white, to give good 
reflection, while the lower part of the sides is brown, to 
harmonise with the upholstering of the seats. The floor 
is not of the usual wooden slab type, but is covered with 
linoleum, which will add to the cleanliness of the cars. 

Everything has been done to make the cars bright and 
attractive, and all the fittings are very artistic, although 
simple. The metal parts are of Florentine bronze, and 
nicxel plating has been applied to several portions of the 
work, including the hand-grip part of the vertical rail 
supports. Figs. 2 and 8 are views of the interior of the car. 

Тһе weight of each car is 26 tong, as compared with the 
21 tons of the earlier type, and the cost of each is £7,500. 
As the cars are delivered it is proposed to put eight-car 
trains into service during the “rush " hours, these trains 
being.made up of two self-contained components of five and 
three cars respectively, to make it easy to them divide during 
the slack periods. ! 

The motor coaches, which had not commenced to arrive 
at the time of our visit, are of higher power than their 
predecessors, and will be capable of а speed of 45 miles per 
hour for “non-stop” runs. Improved braking arrange- 
ments will secure more rapid and even stopping. 

The Metropolitan Amalgamated Carriege, Finance, and 
Wagon Co., Ltd., of Birmingham, is building the cars, 
aud the electrical equipment is' being manufactured by the 
British Thomson- Houston Co., Ltd., Rugby. 


Victorian Industrial Expansion.—The development of 
the Morwell brown coalfields, in Gíppsland (Victoria), and the 
establishment of extensive power houses there, in order to augment 
the present electricity supp ies in the metropolis, are already bearing 
fruit. The establishment of à number of important induatrial 
enterprises between Morwell and the metropolis is mooted. The 
Victorian Railways Department, with a view to meeting possible 
expansion along the Morwell line, is duplicating a portion of 
the main line at a cost of £250,000.— Heuter's Trade Service 
(Melbourne). 


Children in Industry.—To-morrow (January Ist) the 
Employment of Women, Young Peraons, and Children Aot, which 
waa recently passed, comes into operation. Thenoeforth it will not 
be lawful to employ in an industrial occupation within the 
meaning of the Act any child under 14 who is not already во 
employed. The industrial undertakings covered by the Act include 
mining and quarrying, manufacturing and allied industries, 
the generation, transformation, and transmission of electricity, 
civil engineering work, including telegraphic, telephonio, and 
a electrical undertakings, and the transport of passengers or 
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TELEPHONE CHARGES. 


` THE SELECT CoMMITTEE'S REPORT. ` 


Tue Select Committee, appointed in June, 1920, by the House 
of Commons to examine the present charges made to the 
public for the use of the telephone service and to report on 
their revision, has issued its report in the form of a White 
Paper (No. 947) dated December 20th. The Postmaster- 
General's Departmental Committee, appointed in 1919 ' to 
consider what alterations in the existing telephone tariffs are 
expedient, with special reference to the necessity of placing the 
telephone service on a remunerative basis," issued its report 
(Cmd. 804) on June 30th last, which report formed the basis 
of the present inquiry. The Select Committee's report out- 
lines the history of the telephone service from 1880; existing 
tariffs are then summarised, the finance of the system is con- 
sidered, and finally its conclusions and recommendations are 
recorded. 2 | 

The tariffs proposed in the above-mentioned Departmental 
Committee’s*report are considered to be justifiable and their 
adoption is recommended, but it is suggested that а rebate 
should be allowed to subscribers making 2,000 or more calls 
per year. The proposed tariffs are :— 

For an exclusive exchange line in London, annual installa- 
tion rental to be £8 10s.; in Birmingham, Glasgow, Liverpool, 
and Manchester, £8; and elsewhere, £7 10s., plus in each case 
a charge of 14d. for each local call. 

For trunk calls, in addition to local fees, each message of 
three minutes’ duration between 7 a.m. and 7 p.m., 144. for a 
radius of from 5 to 7.5 miles, increasing by us. 3d., and 6d., 
according to the increase in the radius. 

It is estimated that if these tariffs are sanctioned and are in 
full operation by April 186, 1921, the financial effect will be :— 


Financial year. Биеш реше Balance. 
1921-22 15,900,000 ~.. 16,000,000 ... +800,000 
1922-23 16,700,000 +... 17,300,000. ... 7600, 000 
1923-94 18,400,000 18,600,000 ... +200,000 
1924-25 20,200,000 19,700,000 ... - 500,000 


The recent fall in price of certain materials only represents a 
very small set off to the increase in wages, and the balance of 
£800,000 for the first year has been absorbed. Taken a8 a 
whole the service prior to the war showed a fair margin of 
profit, while the rates then existing would have been sufficient 
if conditions had remained unchanged and the system had 
developed on normal lines. Although efficiency was not 


strictly relevant to its terms of reference, the Committee con- 
siders that in many instances there is undoubted ground for 
complaint. соеп the charge that Government owner- 
ship of itself produces fatal inertia, it is pointed out that owing 
to the war the Department has scarcely had a fair chance. 
Development depends on the small user, who should be can- 
vassed, and additional revenue - should be looked for from 
judicious development rather than from heavy increases in 
charges which may hamper development. An increase in the 
number of the little-known honorary Telephorie Advisory Com- 
mittees is suggested to whom subscribers should make their 
complaints and not to the Post Office; the committees would 
thus become a real link between the Department and the 
subscriber. Another recommendation is a considerable exten- 
sion of the Research Department. *' Inventive genius should 
be more liberally encouraged, both inside and outside the 
staff. à 

The discontinuance of both the flat rate and the measured- 
service rate is recommended. The message rate is the only 
equitable system of payment for service rendered. The change 
from the flat rate to the message rate is estimated to bring 1n 
an additional £1,200,000 per annum. It is hoped that the 
adoption of automatic exchanges will lead to fewer complaints 
with regard to charges for calls not used; such exchanges are 
already in operation in 13 towns in this country. The Post 
Office is conducting experiments with a view to devising an 
instrument which will check all subscribers’ calls at their end, 
and the Committee considers. it important that a subscriber's 
check should be introduced at the earliest possible date. Pre- 
sent charges for removals should not be increased. 

The Committee concurs in the suggestion of the Post Office 
that the Postmaster-General should be able to refuse service to 
any subscriber on whose line the number of engaged calls 
exceeds 95 per cent. of the effective incoming calls, if he refuses 
to rent an additional circuit. The annual cost of handling 
such calls is stated to be £1.000.000. The surcharge of £4 on 
new installations should be abolished. Finally, the Committee 
recommends that should the accounts in any year show а sub- 
stantial surplus a proportion of such surplus ghould be returned 
to subscribers by way of reduction in installation rentals; an 
that the question of charges should be. reconsidered within the 
next five years by а Parliamentary Committee. Parliament 
has not approved of the above recommendations. Subscribers 
will receive a notice determining their present agreement for 
telephone facilities on March 31st next, and will be required to 
sign a new agreement. 
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NEW ELECTRICAL DEVICES, FITTINGS AND PLANT. 


Readers are invited to submit particulars of new or improved Дан -— apparatus, which will be re 
if аы of sufficient interest. - 


A Magneto Flash Lamp. 


The usual dry battery or accumulator type of pocket lamp 
is subject to the necessity of renewal, which. militates 
against its wider employment. А small and compact device 
has been produced by the GENBRAL Evectric Co., Lap., 67, 
Queen Victoria Street, E.C. 4, which eliminates the battery 
by substituting a small magneto, completely enclosed in a 
handsome nickel-finished case, and operated through a train 
of strong gear wheels by a conveniently shaped lever pivoted 
to the case. As will be seen from the illustration (fig. 1), 
when not in use the handle is secured to the side of the 
case by a small retaining catch. A bull's-eve lens is fitted 


Fic. 1.—Tar “ HANDILITE ” 
MaaNETO FLASH LAMP. 


by tightening up knurled clamp nuts of ample size, enabling 
the fire to be employed for heating small qu uantities of liquid. 
The effect of. the reflection of the spirally wound heating 
element in, the polished copper bowl is very striking, giving 
a big red glow. The consumption of the fire is only 4 unit 
per hour (500-watt loading). The whole of the metal parts 
forming the heater are pressed, and mass A is thereby 


facilitated. 
А I-KW. Lighting Set. 


The Ballot 1-Kw. electric lighting set made by Hick- 
квк, Оп, Exaivgs, LTD., 70, Queen Street, E.C. 4, is a very 
compact plant measuring only 30 in. (length) hy 18 in. (width) 


C, Саошецег ; : D Dynamo ; Н, ариби ОП Tank ; L, Pulley: M, Governor; N, Magneto; 
P, witehboard ; 


Water and Petrol Tank ; V, Water Cooler. 


Fia. 3 „ BaLLOT " l-kw. LIGHTING Ser. 


to give a concentrated beam, but this can be removed if a 
wider beam is required. The device has been named the 
"n Handilite.” 

i The Sunglo " Electric Fire. 


Among the latest tvpes of electric fires brought out by 
Evectric Firs, Lrp., King Street, Norwich, is the Sunglo ”’ 


— 


Fio. 2.—THE „ SuNGLo " ELECTRIC Fire. 


(hg. P This is a most effective bowl fire of artistic design 
and high finish, which gives a reflected beam of heat. Th 
copper bowl is swivelled, and can be locked in any position 


by 26 in. (height) overall. The set (fig. 3) consists of a single- 
cylinder, four-stroke vertical petrol engine driving a totally- 
enclosed 50-75-volt, D.c. dynamo through a flexible coupling. 
The engine ignition is by means of an H.T. magneto, driven 
by gearing. A highly sensitive governor assures smooth run- 
nin and low fuel consumption. The cooling of the cylinder 

effected in а new and ingenious way by means of the fly- 
wheal, which acts both as a water reservoir, water pump, and 
cooler. A circular trough is attached to the flywheel, and is 


. fitted with radiator fins on its exterior. The centrifugal 


action causes the water in the trough to rise.up a vertical pipe 
leading to the cylinder jacket. After D o be through the 
jacket it runs back to the flywheel trough to be cooled. The 
switchboard, made of white marble, carries an ammeter, a 
voltmeter, a circuit breaker, and starting rheostat. A battery 
of 28/30 cells with a capacity of 75 ampere-hours, is supplied. 
The set is automatically started by a small switch, and this 
same switch is arranged to cut out the battery and to stop 
the engine when the former is fully charged, or, in the case 
of engine failure, to perform the first operation. The makers 
state that Messrs. Pathé Fréres, the eminent kinematograph 
firm, have adopted this set as a standard in all their kinemas 
all over the world. 


ConnECTION.—With reference to the description of the turbo 
pump control switch appearing on p. 831 of our issue of 
December 24th, Messrs. Norrington & Landon, Ltd., the 
makers, wish us to state that in the phrase if the water ів 


there and the current valve is right," the word valve 


should read '' value.“ 


Overseas Trade. — Mr. Kellaway, Minister in Charge of 
the Overseas Trade Department, has appointed a Committee, 
consisting of officers of the Department, for the discussion of 
questions conoerning the Department generally and of specific 
matters of importance. The Committee will meet fortnightly.— 
Board of Trade Journal. 
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TE HEATING OF BURIED CABLES. 


(Abstract of Report discussed before the INSTITUTION OF ELECTRICAL ENGINEERS.) 


| ‘THR report is a preliminary one on the work already com- 
pleted and of that contemplated in connection with the in- 
vestigation’ which was undertaken to provide definite figures 
of current-carrying capacity for cables laid underground in the 
conditions prevailing in practice in this country. As a first 
| step, a summary of all the hitherto published work was pub- 
lished in the Journal of the I.E.E., 1914, Vol. 52, p. 779. The 
investigation has been carried on under two Committees of 
the I.E.E., namely, the original Buried Cables Sub-Committee 
and the North-East Coast Sub-Committee on three-core cables, 
and in three places. The work of the two sub-committees has 
now been transferred to the British Electrical and Allied In- 
dustries Research Association. 


Ввоттом I. 


Report by Mr. S. W. Melsom and Miss V. Cockburn on Work 
at the National Physical Laboratory on Paper-Insulated Cables 
-> - Laid Under Various Conditions. ^ 


The method used to determine the temperature rise was to 
use the cable core as a resistance thermometer, the change in 
total. resistance as measured by a Kelvin double bridge giving 


the average temperature rise of the hottest part of the cable. 
А similar method was used to determine the temperature rise 
of the lead sheath. Some 47 samples of copper were tested 
for temperature coefficient, the resultant values varying from 
0.00377 to 0, for 1 deg. O., a maximym variation between 
7 two samples of 8 per cent. For the purpose of the tests, 
the averagé figure for the whole of the samples of 0.00890 at 
Q0 C. was, used. In addition, some 290 samples of copper 
were tested for resistivity, the extreme values being 0.1513 
ohm per metre-gramme (101.2 per cent. conductivity), and 
0.1588 ohm per metre-gramme (96.5 per cent. conductivity). 
In these cases, however, the results for each cable were cor- 
rected for any variation of resistance. The value of tem - 
ture coefficient obtained by Dr. Marchant (see Section is 
0.00409: at 10° С. (0.00398 at 20° O.). | 

For the determination of the temperature coefficient of the 
lead ‘sheath, 21 samples taken from: different cables were 


any 


Total crets- sectio ж 


Fra. I.— Tum TAKEN TO ATTAIN МАХ. 
Temp. RISE IN AIR. 


tested, the average temperature coefficient at 20° O. being | 


0.00885 for 1 deg. O. The highest value obtained was 0.00404 
and the lowest 0.00373. The resistivity of the samples of lead 
was determined, the average value being 9.443 ohms per metre- 
gramme, equal to a relative mass conductivity of 6.2 per cent. 
The extreme difference between any two samples was 6.9 per 
dent., while in most cases the samples taken from the same 
cable agreed to within 1 per cent. From the point of view 
of consistency, both of resistivity and temperature cient, 
the lead sheath is nearly, if not quite, as consistent as the 
copper core: moreover, observations taken on the complete 
length as laid show that the resistance remains constant over 
long periods. In view of this, the method of determining the 
temperature of the lead sheath will be of considerable use in 
practice to ascertain the approximate temperature of a cable 
already laid, and especially where it is impracticable to use the 
cores. | 

In order to provide an accurate comparison of the cables 
under similar conditions and to investigate the effect of bury- 
ing them in tlie ground under various conditions of laying, 
preliminary testa were made on all the cables in air. | 

A 0.1 sq. in. low-pressure single cable attains to its maxi- 
mum temperature in from 2 to 3 hours, while a 0.15 sq. in., 
three-core, E.H.P. cable requires about 8 hours, fig. l; these 
values will depend both on the size of the conductors and on 
the thickness of the dielectric. Heating curves illustrate the 
overall differences thàt may be obtained with cables of nomin- 
ally the same type and size, the differences being due to a 
number of factors. Tests were made both with a.c. at 50 
cycles per second and with р.с., and there was no appreciable 
difference between the two sets of results. 

The extent of the difference in the heating due to the pre- 


‘heating with bright lead and 
. there is no marked difference between white and. 


duct are very nearly alike. 


— — 


N BETWEEN 0.1 SQ. IN. 
CONCENTRIC CABLES, CARRYING 200 AMP., 
LAID IN DIFFERENT WAYS. 


Fic. 9.—COMPARISO 


-sence of armouring on a 10,000-volt three-core wire-artnoured 


cable in air is very small. The above remarks refer to armour- 


ing only, and not to the difference between a bright lead finish 


and the dull black of an armoured cable. 

‚ It would appear that the actual colour of the surface makes 

little difference, but that a bright surface produces a marked 

change. While there is an cd Agde difference between the 
ull black covering respectively, 


. Turning to the tests on buried cables, a complete investiga- 


‘tion was made of the thermal conditions along the duct. The 


results show that little reliance can be placed on any measure- 
ments made by means of a thermometer pushed into a duct; 
thermo- junctions proved unsatisfactory, so a cable with a 
number of potential leads fixed along its length was used. 


‘Ideal tests in air showed that the rise of temperature of the 


various sections of the cable was quite orm. When, how- 


.ever, the cable was drawn into the duct the temperature along 


the length of the duct was not quite uniform, but rose slightly 
at each end, which was not due to heating at the ends. 
The temperature conditions from one hole to another of the 
duct apparently did not vary appreciably. The heating curves 
of a 0.1 sq. in. cable in an upper and in a lower hole in the 
The end effect in armoured cables 
and in those laid solid in bitumen is a serious factor in con- 
nection with the rating of cables under actual working condi- 
pum Буй 


| ТАВІЕ 1. X 
Current | oes eee eee | 850 ашр. 450 атр. 
Cable temp.-rise in ground ese , eee 33° C. 59° 0. i S 
Temp.-rise of last 10 ft. (5 ft. in | Жы чл 
| soil, b ft. in hut) ooo э 45°С. ^" ^84* 0. - 


tions where the. end of the cable is brought iüto в füriction 
box or to the back of a switchboard. The extent of the differ- 
‘ence may be judged from Table I, showing resulté obtained 
with a 0.2 sq. in. concentric armoured cable laid direct in the 
ground. The difficulty could be met in practice by joining the 
cable in the ground with а tail of larger section. 


— — 


; . Crees-section- quare inches , РСЕ 
. Fra. 8.—TEMPERATURE-BISS OF -. .. 
Втхотд һ.т. OE. 


The effect of natural’ ventilation on the heating of the cables 
in the duct was also investigated. For this purpose cables 
were run with the duct holes closed up, as well as under the 
normal conditions when they would be open. No, difference 
could be detected in the temperature rise obteined in the two 
сазез. | i z : 

TABLE II. 


I,-Current required to produce а given temp. rise when 


tested in air. . 
І, = Current required to produce the same temp. rise when 


buried. ; 


Cable. Method of laying. heo he ds 
0'1 Single Solid in bitumen 266 216 125 
0'2 Single Solid in bitumen 432 350 1°23 
0'1 Concentric Solid in bitumen 199 165 1°22 
0'2 Concentrio Solid in bitumen 360 293 1°23 
0'1 Concentric Armoured, direct in ground 215 176 1°22 
0'2 Concentric Armoured, direct in ground 335 275 121 
0'1 Concentric Drawn into stoneware ducta 130 133 0°98 
0'2 Concentric Drawn into stoneware ducts 243 252 0°96 
0'5 Concentric Drawn into stoneware ducta 370 378 0°97 
0'1 3-Core L.T. Drawn into stoneware ducts 157 162 0°97 
0'1 3-Core H.T. Drawn into stoneware ducts 162.170 0°95 


The effect of the different conditions of laying is best shown 
by a comparison of the results obtained with the same cables 
when laid in air, Table IT, for different sizes of cables. 
values of 1,/1, are remarkably constant for different sizes ot 
cables, but nearly all of them apply to low-pressure cables. 
It is probable that in the case of cables drawn into Посів, the 
value of the factor for H. r. cables would be nearly the same as 

1 


849 THE ELECTRICAL REVIEW. [Vol 87. No. 3,349, Оюскмввв 31, 1930. 


that for L.P. cables, but it is reasonable to assume that, com- 
paring the heating of a L.P. and a H.P. cable when laid in air 
and buried direct in the ground, while the L.P. cable would be 
hotter than the Н.Р. cable when tested in air, the factor I, /I. 
for the H.P. cable would be lower than that obtained for the 
L.P. cable. 'This assumption is confirmed by some results ob- 
tained with a three-core 0.2 sq. in. split-conductor 90,000-volt 
cable, buried direct in the ground. The vaiue of I,/I, obtained, 
however, is more nearly unity as compared with 1.21, the 
figure found for a L.P. cable buried direct in the ground. Fur- 
ther tests are being made with H.P. cables laid direct in the 
ground, and until these are available the factors given for 
н laid direct in the ground should not be used for HE. p. 
cables. 

A typical heating curve for concentric cables laid under 
different conditions is shown in fig. 3, which refers to 0.1 sq. 
in. cables. The actual results are given, together with those 
corrected to a common basis of thermal resistivity and nominal 
conductor resistance. When thus corrected, the final tempera- 
ture elevation of the armoured and solid laid cables is nearly 
identical. The time required to attain to that temperature is, 
however, different for the three cases. Assuming that after 
100 hours the cable has attained to its maximum temperature, 
Table III shows the comparative rates at which the tempera- 
ture of cables rises when laid under the three systems. 


TABLE III. 


Per cent. of maximum increase. 


Armoured 
direct in ground. 


Period. 


Solid in 
Duot. bitumen. 


—————— 
After 71 hours 85˙5 
After 20 hours ... 914 
After 40 hours 93:1 
After 60 hours 95'8 
After 80 hours ... 97°9 

100°0 


After 100 hours ... 


The cables in the duct reach their maximum temperature 
sooner than either those laid solid or direct in the ground, 
although all of the cables reached to, or above, 90 per cent. of 
their maximum heating in 20 hours. Fig. 2 shows that the 
temperature of the armoured cable is apparently still rising, 
even after 110 hours, but after 60 hours the rise is so slight that 
variations in the soil temperature begin to affect the results. 
It is ible that the continued rise is really due to the drying 
out of the surrounding soil resulting in a change in its thermal 
resistivity, but actually the changes are not more rapid than 
those of the soil temperature. Later results, in which closer 
attention has been paid to the changes in temperature of the 
soil, indicate that the temperature of a cable laid direct in the 
ground does not increase appreciably after 50 hours. 

Fig. 3 shows the values for single low-pressure cables. and 
the values for concentric cables are shown in fig. 4. 

The three-core cables in fig. 5 show the most variable resulte. 
Results with low- and medium- pressure cables lie fairly 
smoothly on a curve. The B.H.P. cables give results all appre- 
ciably higher if the factor for L.P. cables be used. Actually. 
however, the values will be below the German figures and 
lower than those shown in the curve Oi. . 

Figs. 3 to 5 should only be considered to be preliminary, 
until the final results with the largest sized cables buried in 
the ground are available, and tests for dielectric losses are 
completed. | ; 

The results obtained with the cables already laid, and par- 
ticularly those with the jute-insulated cable, suggested that 
the thermal resistivity of the insulating material might vary 
with different cables to a larger extent than had hitherto been 
supposed. This is also shown by the values obtained experi- 
mentally on a three-core cable tested in air, which show 
that the heating is very little greater than for a concentric 
cable, although 50 per cent. more watts are being put into 
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CONCENTRIC L.T. CABLES. 


it. The differences were due to the value of the thermal 
resistivity not being the same for both cables. 

An examination of the values of thermal resistivity obtained 
shows that the higher values were more often obtained with 
the L.T. cables. the case of the six cables representing 
more modern £.H.T. three-core cable, the values were all low, 
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IN THE GROUND. (PRELIMINARY.) 


the average being about 500. Thus, for this type of cable 
it appears probable that a value of 500 or so might be taken as 
the normal figure, as compara with the accepted German 
value of from 550 to 650. e current-carrying capacity of the 
cable is not affected by the thermal constants to the extent 
that at first sight might be expected. The thermal resistivity 
does not appear to be affected by temperature, within the 
limits of temperature attained in the cables. 

With regard to characteristics of the soil, results obtained 
in midsummer and midwinter have been compared, but there 
is no evidence of any difference. It is to be expected that 
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Кто. 6.—TEMPERATURE RISE OF SOIL AT DIFFERENT DEPTHS. 


seasonal changes, involving as they do a difference of initial 
temperature of about 10 deg. C., would have produced a 
change in the temperature rise, but it would seem that any 
such change is masked by possible variations due to rainfall, 
&c. Daily observations of the temperature of the ground at 
points near the cables are shown in fig. 6. For a short period 
during August, 1919, at the end of a long spell of hot weather, 
the temperature at а depth of 2 ft. rose to 18 deg. C. Previous 
observers have shown that while there is a very large differ- 
ence of thermal resistivity between dry soil and that con- 
taining 5 per cent. of water, there is no very large difference 
for a higher moisture content. A preliminary value already 
obtained for fine soil containing 15 per cent. of moisture was 


Regarding the actual amount of moisture present in the 
soil, the values obtained at Teddington at a depth of 2 ft. at 
different periods of the year vary from 9 to 15 per cent. In 
this case the soil is sandy with water only about 12 ft. from 
the surface. Prof. Marchant found about 10 per cent. in 
Liverpool, while Mr. Fawssett in Newcastle found that in 
winter weather the average moisture content was never far 


from 20 per cent. 
(To be concluded.) 


DISCUSSION AT MANCHESTER 


AT Manchester the report was discussed before the NORTE- 
WESTERN CENTRE of the INSTITUTION on December 7th. Mr. 
JuL'us Ёвттн occupied the chair. 

. Mr. RarcLiFFE said that the report had been eagerly awaited 
for several years, and for that reason he was afraid it would 
be found rather disappointing; at the 
same time it was very reassuring. Ав 
far as he could judge from the numerous 
curves and figures given all the cables 
with which he had any acquaintance at 
the moment were supremely safe. The 
report was simply packed with informa- 
tion, so much so that it was very diffi- 
cult to pick out for critical analysis 


11111 exactly what they wanted, and he feared 


that it did not tell them exactly what 
they want to know. The statement of 
the work outstanding showed that al- 
though much had been done it was a 
comparatively small portion in compari- 
son with what remained to be done. 


Fic. 5.—3-core Саве Burien Direct That being so, he suggested a rather 


different method of procedure, namely, 
to commence at the end and work 
backwards.  ''First obtain samples of the various typea 
of cables and test them to destruction; find out what 
they will stand," then it might be possible to indicate 
the conditions under which the danger limites were likely to be 
atteined in practice. In some cases it might be found that 
there were other limitations, and that in practice the danger 
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шы would never be attained. For example, in the case 
of L.T. cables economic considerations might come in long 
before the cable attained a dangerous temperature, the copper 
losses might become excessive. In the case of medium-pres- 
sure cables mechanical considerations would come in long 
before they reach the danger point, i.e., expansion and con- 
traction troubles in a very intense degree. In that case they 
need not worry very much about the temperature of those 
cables. The most important work at the moment was that 
on the E.H.T. cables; they should make a start with those for 
two reasons. One was the principle that the greater included 
the lesser; the other was because they were the cables that 
they knew least about. The information given in Mr. 
Fawssett's report was very valuable, because in order to obtain 
room for cables they frequently had to drive headings at 10, 12, 
even 15 ft. depth; the streets were becoming so congested that 
there would be practically no room for cables in the future. 
They might have to go down somewhere to the level of the 
sewers. They were possessors of 33,000-volt cables. When 
they started on their specification some three years ago they 
found that there was not much information available, and 
there was the fearful bogey of dielectric losses. In fact the 
dielectric losses seemed to be the limiting factor with E.H.T. 
cables. After consultation with the principal cable makers 
and reference to all available sourcés of information, they 
arrived at a figure of 60 deg. C., for the maximum tempera- 
ture of the conductor; that was а very safe figure, and they 
bad a margin. The next thing was how were they going 
to share that total temperature. It was a very big thing to 
say exactly what the ground conditions were going to be 
throughout a 10-mile run. They assumed outside values—the 
most dangerous conditions which they could think of. They, 
therefore, took the maximum temperature figure at 60 deg. C. 
and roughly divided that between the inside and the outside 
of the cable, and gave the cable makers a 95 deg. C. tempera- 
ture gradient to do what they liked with; they had not, in fact, 
quite touched it. Froin tests they judged that that had been a 
safe distribution of the temperature, and it only remained to 
be seen whether those temperatures seriously affect the dielec- 
tric losses. In order to obtain conditions which would be on 
a par with anything attained in practice they specified that 
the cable should be coiled on a drum, not a working drum, 
but a skeleton iron drum, and that copper had to be coiled 
on the drum in not more than two layers, preferably one 
layer. That gave very serious conditions indeed, because they 
had the two coils of the cable round each other, and the only 
cooling medium was air, which was about the worst cooling 
medium. Then, in order to have a factor of safety, they put 
two times the working pressure on the cable so that they 
had the full current and superimposed a pressure of 7,000 volta, 
which gave about double the normal dielectric loss. Under 
those conditions the cable was heated for ten hours, because 
as а rule after about nine hours the temperature conditions 
became fairly steady. That gave a figure for the approximate 
temperature rise. They corrected to some extent the seasonal 
variation by adopting a base temperature of 20 deg., and check- 
ing everything to that value by increasing or reducing the 
load according to whether the ambient temperature was 
greater or less than 20 deg. C. After that heat run with the 
dielectric loss and the copper loss, the cable was allowed to 
cool down and was then heated up again with the copper 
loss only, and it was assumed that that gave а measure of 
the dielectric loss expressed as a percentage of the copper 
loss. In one manufacturer's works where those tests were 
carried out they measured the dielectric losses, which were 
found to be in extraordinarily close agreement with the results 
arrived at thermally. 

Mr. C. J. BEAVER was also somewhat disappointed when 
he found that the reports were somewhat in the nature of 
progress reports without definite conclusions. Although he 
would not like it to go forth to the world that cable makers 
were entirely held up awaiting that information, he realised 
that it was the kind of work that would be of a rather 
ex-parte character if it were carried out by cable makers 
' themselves. At the same time it would have been advan- 
tageous if the cable makers had been more strongly represented 
on the committee, from the point of view that it must be to 
the general disadvantage not to be abreast of all the progress 
which was made inside the cable works. "There were differ- 
ences in the progress made at different cable works. The 
ultimate object of the present research was presumably the 
rating of all types and all sorts of conditions of laying and. 
perhaps, of installations generally. Не thought it should go 
even further than that, because it had been carried out on 
a thoroughly scientific basis. With various investigators who 
had been engaged on work of that kind the tendency had 
been to do а certain amount of experimental work, and then 
endeavour to convert their results into phvsical constants 
which would enable them to apply them to all sorts of cables 
and all sorts of conditions of laying, and the result had been 
not at all successful. When the work of the committee was 
completed it should afford so strong a basis of experimental 
evidence that it should be possible to construct formule 
which, although thev might be empirical, would be on 
such a sound basis that it would be possible to insert factors 
and values relating to the dimensions and physical con- 
stants, which would enable anvbody to arrive at a tempera- 
ture rise of any kind. One probable result whch he foresaw 
was that it would become more and more the regular thing 


for thermal tests, or tests bearing upon the thermal properties 
to be embodied in the foutine testing of a cable factory, an 

rightly so. The work which was outstanding was of much 
greater magnitude than the work which had been alread 

done. With regard to the statement that it was essential 
that the Association should settle upon (a) the permissible 
temperature rise," the thing that mattered was not the tem- 
perature rise, but the maximum final temperature employed. 
Instead of thermal resistivity, he personally preferred 
to speak of conductivity. No reference was made any- 
where to rubber insulators; from the heat dissipation point 
of view, vulcanised rubber was a very favourable material. 
Its resistivity varied from about 515, or thereabouts, down to 
something in the neighbourhood of 325. As regarded varia- 
tions between the different lengths of cable operated upon, 
there was a fair amount of difference between the materials 
used, and the manufacture would vary to some extent. 
The manufacture and assembly of the component parts had 
a very powerful effect especially with material of a laminated 
character. The American practice referred to in the report 
was quite different to anything in this country. Their allow- 
ance for heating and dielectric loss on a 30,000-volt cable was 
excessive in comparison with the ordinary English practice. 
The amount of moisture in the soil is to be determined in 
three towns over long periods’’ was not the best way to 
get the information desired. The thermal conductivity of 
the soil varied tremendously not only as between different 
types of soil, but also according to the moisture. River 
sand with 10 per cent. of moisture decreased the resistivity 
by about a fourth; the only real method to obtain information 
on that subject was to test a wide variety of soils, and then 
it should be remembered that cables were laid through prob- 
ably a dozen types of soil. 

Mr. В. WELBOURNE, who has been associated with the com- 
mittee for the last two and a half years, explained that the 
work had been carried out under the most difficult conditions, 
partly under wartime conditions, and partly under post-war 
conditions, which were perhaps worse, and there had been 
difficulties in getting samples of cables with which to carry 
out the work. It was possibly due to his pertinacity, backed 
up by the president, Mr. Atkinson, that those discussions 
were taking place, with the view, as Mr. Wedmore told them, 
of asking for constructive criticism, and particularly in order 
that they might get the views of cable users and manufac- 
turers on the further points that required investigation in 
the country. It was a very preliminary report; possibly the 
final report would not be forthcoming for another two or 
three years. There were quite a number of users of cables 
who did not appreciate the fact that the armoured cable 
represented the best value for the money. The results obtained 
with the specimens of 17-22 were extremely uniform, and 
placed them in a class quite apart from the results which had 
been obtained in America and in Germany. With regard to 
the indiscriminate use of the words pressure and ten- 
sion, the former was the only possible one to use, and he 
hoped the word ''tension " would be abandoned. 

Mr. Н. ALLcOCK drew attention to the value of the report 
to the Institution, it being the first fruits of the Research 
Association. Considering the various methods of dissipating 
the heat generated, the American journals had contained 
references to the circulation of air and even water for the 
purpose of dissipating that heat; perhaps the committee could 
give that idea some attention. 

The CHarRMAN (Mr. J. Frith), with regard to the tests of 
dielectric losses, said he would have tried to get the same 
temperature rise by varying the current without the dielectric 
loss rather than have the same current and measure е 
different temperature rises. That seemed to him a more direct 
way of doing it than the neat use of D.C. and А.с. super- 
imposed for measuring resistance. 

Mr. S. W. MELsom, in reply, did not agree that the cables 
should be tested to destruction. What they were really en- 
deavouring to ascertain was the temperature which the cable 
would stand for an indefinite period without deterioration. 
The final experiment would involve at least a couple of years. 
The method which Mr. Ratcliffe had used had been discussed 
in committee, and the N.P.L. intended to make use of it. 
Mr. Beaver's figures of the thermal resistivity with regard 
to moisture in the soil agreed very closely with their own; 
Dr. Kennelly gave the figure of 500, if one got something like 
10 per cent. of moisture the difference in the different types 
of soil disappeared; 10 per cent, moisture meant 120, and 
I5 per cent. moisture meant 180. There was such a huge 
difference due to the moisture that it did appear that different 
types of soil must fall together at the same time. In view of 
what Mr. Beaver had said about the thermal resistivity of 
bitumen they would check their figure thoroughly; he hoped 
that Mr. Beaver’s correction—300 instead of 500—was 
correct, because it would explain results which at present 
they could not explain. The problem of the thermal charac- 
teristics of tiles, &c., was a matter of the nature of the surface, 
whether it was wet or otherwise, rather than of the actual 
colour. Mr. Beaver's suggestion that different types of paper 
might give different results would have to be checked experi- 
mentally. The obstacles before them in carrying out that 
work have been overcome. А 

Mr. E. Fawsserr, referring to cables at 10 or 12 ft. in depth, 
remarked that they had a few results of temperature rise at 
that depth, but there seemed to be very little increase over 
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the 4 ft. With regard to moisture, tests had been made of 
almost every conceivable kind of soil met with by cable 
engineers in laying cables all over the North-East Coast, 
ranging from fairly dry sand to wet chemical refuse, clays 
of all sorts, gravel, ordinary garden soil, everything they 
could think of, at every time of the year, and under every 
condition of rainfall, after a very dry time following a spell 
of north-east winds, and after several days' heavy rain, and 
at depths varying from 2 in. to nearly 4 ft. The figures 
varied from 8 to 40 per cent. on the North-East Coast; the 
average on the whole set of samples was something like 20 
pner cent. Mr. Black at Glasgow had made another series of 
tests, and, rather contrary to expectations, his figures averaged 
slightly higher than the Newcastle figures. 

Prof. E. W. MARCHANT, referring to the statement that 
there had been no attempt to obtain any relation between 
temperature rise between the core and the sheath, and between 
the sheath and the earth, said they had made some attempt 
to do that, and they had got a figure for the resistivity of the 
cable which was somewhere near the figure assumed by Mr. 
Ratcliffe, who agreed. With a given material the loss of heat 
on the cable depended upon the ratio of one diameter to the 
other, and not upon the thickness. 

Мг. E. B. WrEbMonE welcomed heartily the suggestion from 
Mr. Beaver that they should obtain further co-operation from 
the cable makers, who had already supported them most 
liberally in various ways, and expressed appreciation of the 
.support they had received from the Department of Scientific 
and Industrial Research. 


LEGAL. 


CHARGES ÁGAINST GERMAN ELECTRICAL MANUFACTURER. 


Ат Bow Street Police Court, on December 28rd, before Mr. 
Chester Jones, Samuel Michael Stroock, or Struck, manufac- 
turer of electrical goods, again appeared on a provisional 
extradition warrant charging him with obtaining money and 
goods by false pretences within the jurisdiction of the German 
Government. At previous hearings counsel for the defence 
had protested that the arrest of the defendant was irregular, 
on the ground that he was a citizen of the United States, 
which country was stil technicall at war with Germany. 
Further charges were now preferred against him of having, 
while an alien enemy, come into this country without the 
permission of the Home Secretary, and of having made false 
statements to the immigration officer at Dover and the aliens 
registration officer in London. Mr. Моѕкртт, who represented 
the police, said that it had now been ascertained that the 
defendant was a German, born in Berlin. The American pass- 
port found upon him must have been obtained by false repre- 
sentation. He understood that the defendant was prepared 
to plead '' Guilty " to one of the new charges, and if that 
were 80, the police would merely ask for a recommendation 
for his deportation. The magistrate remarked that the period 
allowed by the Treaty for the production of the whole of the 
depositions in the extradition case would expire next week. 
With regard to the new charges, he would be prepared at the 
next hearing to recommend the defendant for deportation.— 
The Times. 


ТНВ ELECTRICITY (SUPPLY) (No. 2) BILL. 


Tue Bill“ which is to come before Parliament early in the 
new session was briefly summarised in our last issue. The 
following are the principal provisions :— 

l. A joint electricity authority may with the consent of the 
Electricity Commissioners borrow money in accordance with 
regulations to be made by the Ministry of Transport, for the 
purchase of generating stations and main transmission lines 
or of undertakings or parte of undertakings under the Act 
of 1919, for any other purpose authorised by that Act, and 
for use as working capital; such money, and the interest 
thereon, to be charged on the undertaking and the revenues 
of the authority. 

2. Sinking fund payments in respect of new works may be 
suspended for not more than five years from the expenditure 
on such works. 

3. The Commissioners may authorise an authority to issue 
stock for the above-named purposes. 

4. Authorised undertakers, consumers, and local authorities 
concerned may lend money, subscribe for securities, and 
otherwise give financial assistance to the authority; any com- 
pany or association may do likewise, notwithstanding any 
regulation under which it is constituted. 

5. Provision is made for the apportionment of the expenses 
of the Electricity Commissioners amongst the joint electricity 
authorities and undertakers, in accordance with their output 
of energy. 

6. Payment to a local authority may be made by any 
method approved by the Commissioners. 

7. An authority may use any main transmission line by 
agreement with the owners. 

The Commissioners shall have power to order the transfer 
of an undertaking in whole or part to the authority, or to 
empower the authority to supply electricity, in any area 
where the authorised undertakers are unable or unwilling to 
give reasonable facilities for the supply of electricity, including 
the provision of new works. 

9. An authority may dispose of works, land, &c., no longer 
required. ; 

10. Wayleaves that have been in force may be maintained 
in operation after the termination of the agreements. 

11. An authority may agree with the former owner of a 
transferred station or line that such owner shall work and 
maintain the same on behalf of the authority. 

19. An authority may perform its duties if authorised by а 
special order, through any authorised undertakers. 

13. The prices charged for electricity must cover revenue 
expenditure over & period of years with а margin fixed by 
the Commissioners, who may impose modifications necessary 
to secure the benefit of a reduction in cost due to the Act of 
1919 or the present Act to consumers. 

14. Maximum prices may be revised after three years. 

]5. Section 18 of the Act of 1919 is amended. 

16. Owners of power stations for traction may supply elec- 
tricity to а joint authority, authorised undertaker, or con- 
sumer, with the consent of-the Commissioners, who may 
authorise the breaking up of roads for that purpose. 

17. Provision is made for the payment-off of debentures on 
& transferred generating station. : 

18. Provision is made for winding up statutory companies 
whose undertakings have been transferred to a joint authority. 

19. The period of repayment of capital borrowed in future 
by Scottish local authorities is extended from 30 to 60 years. 

90 and 21. The Act is to apply to Scotland and Ireland. 


* Bill 263. From Н.М. Stationery Office, price 2d. 


BUSINESS NOTES. | 


Company Liquidations.—Cannon Motor anp ELxC- 
TRICAL WoRkS, LTD. Cannon Lane, Upper Russell Street, 
Brighton.—A meeting of the creditors of the above was held 
recently at Brighton. The statement of affairs presented by the 
liquidator showed the position as at December 3rd last, and it dis- 
closed total liabilities of £3,930, of which £3,878 was due to 
unsecured creditors, the balance of £52 being in respect of an over- 
draft at the bank. The assets were estimated to realise £1,919, 
from which had to be deducted £96 for preferential claims, leaving 
net assets of £1,823. Тһе aseets consisted of stock-in- е, 
£1,039; plant and utensils, £212; furniture, &с„ £50; good 
book-debts, £578 ; doubtful and bad debts estimated to produce 
£25; and cash in hand, £15. With regard to the unsecured 
liabilities, it was stated that rather more than £3,000 was owing 
to a cash creditor for money lent. The company was formed in 
May, 1919, with a capital of £1,000 divided into ordinary shares of 
the face value of £1 each. It was stated that an offer would be 
made of a composition of 88. in the 2, and the creditors unani- 
mously decided that the offer should be accepted. 

MASHAM AND DISTRICT ELECTRIC SuPPLY Co., Ltp.—Meeting 
of members is called for January 19th at the Town Hall, Masham, 
to hear an account of the winding-up from the liquidator, Mr. 
T. E. Thwaites. 

Woops GILBERT (BRITISH) RAIL GRINDING AND MILLING 
Ço., LTo, —À meeting of members is called for January 24th at 


the Woods Gilbert Rail Remodelling Oo., Ltd., offices, 170, Strand, 
W. O., to hear an account of the winding up from the liquidator, 
Mr. A. G. Conway. 

NEWALLS INSULATION Co., LTD.—Meeting of members is called 
for January 28th at 18, Market Street, Newoastle-on-Tyne, to hear 
an account of the winding up from the liquidator, Mr. F. 8. 
Newall. 


Dissolutions of Partnership.— CAId BROTHERS & JONES, 
electrical engineers, 61, Renshaw Street, Liverpool. — Messrs. 
Н. Jones, A. Caig, F. 8. Green, and J. D. Caig have dissolved 
partnership. Debts will be attended to by Messrs. А. Caig, 
F. S. Green, and J. D. Caig; who will oontinue the business under 
the same style. ` 

S. & C. ELECTRIC, electrical engineers, 25, Beckenham Road, Penge. 
—Messrs, О. T. Stanton and C. M. Cocking have dissolved part- 
nership. Debts will be attended to by Mr. C. T. Stanton, wbo will 
continue business as an electrical engineer at 25, Beckenham Road, 
Penge, under the style of the Southern Electric and Engineering 
Co. Mr.C. M. Cocking will carry on business on his own account 
as an electrical engineer at 46, Oakfield Road, Penge. 

S. E. BLAKENEY, general and electrical engineers, 86, Sheen Lane, 
Mortlake.—Messrs. S. E. Blakeney and F. Musson have dissolved 
partnership. Mr. S. E. Blakeney will attend to debts and con- 
tinue the business, | 
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Bankruptcy Proceedings.—J. Jaaaer (J. Jagger & Co.), 
electrical engineer and contractor, 28, Nortbgate, Halifax.—First 
and final dividend of 4s. 6d. in the £, payable Jan. 10th, 1921, at 
9, Fountain Street, Halifax. 

J. W. LAYTON, electrician, 5, Nobles Bank, Sunderland.—The 
pablic examination of this debtor took place at the Sunderland 
Bankruptcy Court, on Decembar 23rd. The hearing was adjourned 
uotil January 20th, the debtor to furnish an account within 14 
days showing the particular losses he incurred due to the rive in 
the price of platinum. 


Recelverships. — StezL Wina Co., LTD. (formerly 
Krieger Electric Carriage Syndicate, Ltd.)—Mr. H. W. D., Saper, 
uf 7, Great Winchester Street, E.C., was appointed receiver and 
manager on December 7th, 1920, under powers contained in the 
mortgage dated July 29th, 1920. 


Catalogues and Lists.—Tzx Рноткстов Co., LTD., 
Central Hall, Southall.—An illustrated list of domestic appliances 
of French manufacture, including sauce , irons, boilers, heating 
pads, foot and bed warmers, small transformers and fires, together 
with a price list of these articles. 

THE Son ELECTRICAL CO., LTD., 118 and 120, Charing Cross 
Road, W.C. 2.—An illustrated and fully priced catalogue (16 pp.) 
of domestic electrical appliances, including irons, kettles, cookers, 
vacuum cleaners, &o. 

MESSRS. ALFRED HERBERT, LTD., Coventry.— Illustrated leaflet 

‘(Section F 1, fourth edition), dealing with a sand mixing machine 
suitable for use in the foundry. 

THe GENERAL ELECTRIC Co., LTD., 67, Queen Victoria Street, 
E О. 4.— Folder No. 2,421, " The Problem of the Christmas Gift.” 
This gives illustrations and prices of à number of useful electrical 
appliances. Also Pablication No. О 2,378 (8 pp.)—an illustrated 
price list of motor-car and motor-oycle electric lamps of the 

Osram " and “ Geeko" patterns. 

TRE STANTON IRONWORES Co., LTD., Stanton-by-Dale, nr. Not- 
tiogham.—A list giving details of straight spigot and socket pipes, 
Straight flange pipes, &0., in stock. The front of the liat bears a 

: oalendar for January, 1931. 


Trade Announcements.— Messrs. W. H. Pease & Co, 
engineers and merchants, of Kingagate Mansions, Red Lion Square, 
W.C., have removed to 8, Southampton Row, W.C. 1. 

ENGINEERING BUPPLIES, LTD., of Suffolk House, 5, Lawrenoe 
Pountney Hil, have removed to Mansion House Ohambers, 11, 
Queen Victoria Street, E.C. 

Mr. H. W. SULLIVAN, electrical and telegraph engineer, 368 and 
369, Wincheater House, London, E.C. 2, has appointed the following 
firms agents for his wireless apparat us: for Newcastle and district, 
Mesars. G. S. Douthwaite & Co., 25, Dean Street, Newoastle-on- 
Tyne; for Wales, Mr. A. E. Hay, 6, Oxford Street, Mountain Ash. 

THE IMPERI4L ELECTRICAL WORKS, 7-12, Imperial Mews, St. 
Ma-tin's Avenue, Емі Ham, asks us to state that ita telephone 
number is East Ham 801, not 101 as recently given. 

MESSRS. ALFRED HERBERT, LTD., Coventry, have been appointed 
sole distributors for Great Britain and Ireland, for the sale of the fine 
precision measuring instruments manufactured by the So». Anon. 
des Etablissements P. Roch, Rolle, Switzerland. 

Мв. J. 8. JAMES, for 36 years with Messrs. Edwards & Armstrong, 
has commenced business as an electrical contractor at 4, Hill Street, 
Trowbridge. 

Мв. C. LEASH has oommenoed business as an electrician at 126, 
Adelaide Grove, East Cowes, Isle of Wight. 


Calendars, &c.— THE Key EsaiNEERING Co., LTD., 
have sent us one of their celluloid pocket calendars for 1920. 

MES8BRS. PIRELLI, LTD., have again issued one of their useful 
wall calendars for the New Year. A block of date and engage- 
ment slips, printed boldly in red, is mounted on a strong metal 
base. The design appearing above shows a large Pirelli tire with 
the wording: Pirelli tires are the world’s best." 

Messrs. HART ÀACCUMOLATOR Co., LTD., Marshgate Lane, 
Stratford, E., have issued a strongly-bound blotter (17 in. x 11 in.), 
each sheet of which bears а ca’endar for 1921 ; also a large hanging 
calendar with a sheet for every month. 

Так County oF LONDON ELEOrRIO SUPPLY Co., LTD., have 
issued a card for recording telephone numbers, bearing a clever 
black-and-white drawing showing a man and woman enjoying the 
warmth of an electric fire upon a late return home. 

We have received a useful desk memo. calendar, with daily 
slips оп a metal base, is uzd by the OHLORIDE ELEOTRICAL 
STORAGE Co., LTD., of Clífton Junction, Manchest er. 

THE STAR ELECTRICAL ENGINEERING AND MANUFACTURING Co., 
LTD., of 134, Victoria Street, Grimsby, have issued two pretty wall 
calendars. The subject of one is a lady in night attire holding a 
lighted candle with the wording : “ Good Night," at foot ; the date 
slips are hidden beneath a buff card. The other calendar has monthly 
slips for the year below a coloured reproduction of two pretty 
children writing a letter, with the words: To Daddy," underneath. 

Messrs. MATHER Bros. have sent us a wall calendar for 
1921, with monthly slips printed in red; also a useful telephone 
address card. 


From the DAVENPORT ENGINEERING Co., LTD., of Bradford, 
we have received а wall calendar, with a block of daily slips for 1921. 

THE SAXONIA ELECTRICAL WIRE Co., LTD., of Roan Works, 
Greenwich, has prcduced a small wall calendar with monthly slips 
pruted in white on a chocolate ground. 

Messrs. HASLAM & STRETTON, LTD., of Cardiff, have sent us a 
handsome wall calendar. Peggy is a charming and captivating 
study, and her presence will add brightness to any office or private 
apartments. The date slips are quite unobtrasive, 


Messrs. W. Н. SUGDEN & Co., of Wakering Road, Barking, have 
issued а wall calendar with nest and small monthly date slips 
below, а view of the Gate of London thowing the Tower Bridge. 

THE PIBELLI-GENERAL CABLE Woags, of 144, Qaeen Victoria 
Street, E.O., have issued a handsome calendar with monthly date 
slips, with & useful note-pad at the foot, also a loose-leaf note-book 
with celluloid cover showing a view of the Southampton works. 

From the GENERAL EL¥cTRIO Co., LTD., of 67, Queen Victoria 
Street, we have received a wall calendar, with monthly date slips 
below a coloured reproduction of one of their show cards of a hand 
holding one of their Osram G.E.C. lamps with the wording : " The 
lamp of established reputation." 


A Trade Union Combine.—A conference of representatives 
of four Unions, on De:ember 21st, discussed a scheme for amalga- 
mation which when completed will, it is claimed, create the largest 
single Trade Union organisation in the world, with an immediate 
total membership of over 1.000, C0). This is only exceeded by 
federations of unions. Mr. Will Thorne, M.P., presided at the 
conference, and among thoee present were Mr. J. R. Clynes, М.Р. 
(president of the National Union of General Workers), and Mr. 
Arthur Hayday, M.P. The Unions affected by the amalgamation 
are: National Union of General Workers, Workers’ Union, Muni- 
оїра1 Employós' Association, and National Amalgamated Union of 
Labour, The conferenoe completed а draft of proposals for 
amalgamation of the four Unions. This will be submitted to the 
executive of each of the Unions concerned so that any amendments 
they desire may be put forward. А joint meeting of the four 
executives will be called early in the New Year to consider any 
amendments that may be proposed to the scheme. It is expected 
that at this meeting a formal agreement will be arrived at, and 
that immediately afterwards a ballot vote of the members of each 
Union will be taken on the acceptance or otherwise of the amalga- 
mation scheme.—Daily Telegraph. | 


Wages in the Electricity Supply Industry.—4À state- 
ment issued by the Trade Union side of the East Cosst Area 
District Council (No. 8) says that the employers had on two 
occasions moved resolutions (not specified) to which the Trade 
Union representatives were unable to agree. The employers had 
kept the matter in the balance so long that the patience of the 
employós had been tried to breaking point, and meetings had been 
held in various centres, including Norwich, Ipswich, Yarmouth 
and Lowestoft, at which it was urged that strikes be called to 
enforoe the men's claims. 


Private Meeting.—THe ELECTRICAL MAINTENANCE Co., 
Emoo House, 140, Wardour Street, London, W.—In response to a 
circular letter issued by Mr. О. Sunderland, of 15, Esstcheap, F.C., 
a meeting of the creditors of the above was held on December 
22nd, at Winchester House, Old Broad Street, E.C. An approxi- 
mate statement of affairs was presented by Mr. Sunderland, 
which showed liabilities of £23,447, including a claim by a 
gentleman who was at onetime a partner in the business, but 
severed his connection with it some months ago. The preferential 
claims amounted to £572. The asseta were estimated to realise 
£12,080, The principal assets were: Stock estimated at £6,000 ; 
book-debts, £5,000 ; and office furniture and fittings. £400. The 
deficiency was accounted for chiefly by losses on trading, together 
with depreciation written off the assets. Recently there were 
several suing creditors, and as one was in a position to sign 
judgment, it was decided that in order to preserve the assets, a 
deed of assignment should be executed with Mr. Sunderland as 
trustee. The position disclosed was discussed at some length, and 
eventually it was decided to confirm the deed already executed, 
and a committee of the principal creditors was also appointed. 


Vanadium Production Suspended.—Mr. J. Leonard 
Replogle, president of the Vanadium Corporation of America, the 
leading producers of this rare mineral, authorises the statement 
that the American production of vanadium has been suspended. 
The reason for the suspension of production in that country 
is stated to be the fact that the company's Peruvian properties 
are producing enough vanadium to supply the world. At 
the same time the Vanadium Corporation, which controls from 
90 to 95 per cent. of the world's output, is able to produce vanadium 
10 to 15 per oent. purer than the American deposits, and can 
deliver it at Pittsburg cheaper than similar consignments shipped 
from the Colorado plant.— Reuter's Trade Service (New Tork). 


Renewal Fee Payments on Patents, — The llus- 
trated Official Journal (Patents) of December 22nd directs atten- 
tion to the fact that the extension of time provided by the terms 
of Article 307 of the Treaty of Peace with Germany, and also by 
Rule 3 of the Patents, Designa and Trade Marks (Temporary) 
Rules, 1914, will expire on January 10th next. Care should, 
therefore, be taken by patentees who desire to maintain their 
patents in force, to make the prescribed renewal fee payments 
which may be outstanding, with as little delay as possible, and so 
that they may be received at the Patent Office by January 10th, 
1921. It should also be observed that in those cases where the 
renewal fee which became due after January 10th, 1920, has been 
paid (leaving in abeyance the fees due in preceding years), it will 
ba necessary that all outstanding fees should be paid not later than 
January 10th, 1921. 


For Sale.—By direction of the Disposal Board, Ministry 
of Munitions, the Controller, Plant and Machinery section, invites 
offers for one oomplete power station plant, comprising three 
2,000-Kw. generating sets, complete with boilers, pumps, &o. For 
particulars see our advertisement pages to day. 
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A Power Company's Dinner.—The 20th anniversary of 
the establishment of the Lancashire Electric Power Co. was 
celebrated by a dinner in Manchester to the staff, and the chief 
engineers of the undertakings with which the company is linked 
up in South and East Lancashire. Dr. Parshall, chairman of the 
directors, who presided, said that from a position of cold isolation 
in the county, where it was at first opposed by the municipal 
authorities and treated as an interloper, the company had steadily 
grown to be of such important service to the districts which it 
supplied that the spirit of opposition and hostility had entirely 
disappeared. The local authorities were now co-operating to the 
fullest extent to make the best use of the electrical plant at their 
disposal. Manchester. Guardian. 


Book Notices.— L’ Eclairage Electrique. By L. Barbillion 
and P. Bergeon. Pp. 160; figs. 87. Paris: Albin Michel. Price 
15 fr.—In this work the authors treat of the various types of 
incandescent and arc lamps from both the scientific and the 
practical points of view; to the mercury vapeur lamp a whole 
chapter is given, and another chapter is devoted to non-electric 

of illumination for comparative purposes. Finally the 
subject of photometry is dealt with at considerable length. The 
work is concise and clear, and is suitable especially for the illumi- 
nating engineer. 

" Electrical Soientific and Telegraph Instruments of British 
Manufacture" (31 pp.). London: B.E.A.M.A.—This valuable 
little pamphlet presents a general survey of the variety and scope 
of the apparatus manufactured by the members of the Scientific 
and Telegraph Instrument Section of Beama (“ Beama Satis"), 
and indicates the range of measurement and degree of accuracy 
obtainable by their means. Among the apperatue dealt with are 
galvanometers, oscillographs, dynamometer instrumenta, instrument 

ormers, recording instrumenta, standard resistances, potentio- 

meters pyrometers, &o. It is intended to send a copy of the 

pamphlet to all important overseas technical training colleges, and 

" Beama Satis” will be glad to hear from any such who, desiring a 
, have not yet received one. 

' Mechanical World Year Book for 1921. Manchester: Emmott 
and Oo. Price 2s. 6d. net.—Among the new sections introduced 
into this work is one on cast-tooth gearing, giving a number of 
tables, £o. The matter on chain-gearing has been re-written and 
extended. Other new features are sections dealing with ball and 
roller bearings, and with friction and lubrication. In the latter 
section are included data on the design of friction clutches, band 
brakes, &o., as well as notes on lubricants and lubricating methods. 

Technologic Paper No. 175 of the U.S. Bureau of Standards, 
" Pouring and Pressure Tests of Conorete (13 pp.). Washington: 
Government Printing Office. Price 5 cents. 

“The Henley Telegraph.” Vol. І, No. 4. Pp. 40. Price 6d.— 
The December issue includes a number of interesting articles, 
amusing notes, £o., and is very readable.“ 

“The eFuture of Industry" Ву E. W. Petter, M. I. Mech. E. 
Pp. 19. Yeovil: The Wessex Publishing Co. 1917. Price 3d. 
(20s. per 100).—This is a reprint from the Western Chronicle of a 
leoture delivered at the Guildhall, Bath, under the auspices of the 
Industria! League and Council. 

“The Mathematical Theory of Electricity and Magnetism.” 
By J. H. Jeans. Pp. vi + 627, 138 figs. Cambridge: University 
Press. Price 24s. net. 

“Science Abstracta" (A. & B.). Vol. XXIII, Part 11, No. 275. 
November 30th, 1920. London: E. & F. N. Spon, Ltd. Price 
2s. 6d. each. 

"Fundamental Prinoiples of Electric and Magnetio Circuita." 


Ву F. A. Fish. Pp. хі + 193, figs. 106. London: McGraw Hill 
Book Oo. Price 16s. 6d. ' 


Electricity Supply Rifle Club Shoot.—The Shoreditch 
Electricity Supply Miniature Rifle Club enjoyed a most successful 
event on December 18th, this being the occasion of its second 
grand Christmas shoot. 

Notwithstanding the weather conditions, there was a very large 
assembly, representing all sections of the borough's electricity 
supply undertaking, and including members of the Electricity 
Committee, who had very sportingly entered two teams. 

The following were the winners of the various competitions :— 

Competition No. 1.—Rapid shooting at l-in. breakable disks, 
25 yards’ range :—Messrs. Love, Runham, Bruce, and Norden. 
Oaptained by Mr. L. Flavell. 

Competition No, 2.— Rapid firing at 4-in. breakable disks, range 
25 yards; time limit, 3 minutes :—Mosers. Ebner (captain), Ridd, 
Venables, and Dunsmore. 

Competition No. 3.--Beat score on 5-bull S.M.R.C. match 
targets :—Mr. W. Weekes. 

Competition Vo. 4.—Similar competition to No. 3:—Mr. Venables. 

The prizes consisted of two silver challenge cups for the winning 
teams of Competitions Nos. 1 and 2 respectively, and a very fine 
assortment of individual prizes, including medals, cake dishes, 
biscuit jars, walking sticks, tobacco pipes and pouches, &c. 

Councillor J. H. Agombar, chairman of the Electricity Com- 
mittee, distributed the prizes, 


Messrs. Ercole Marelll & Co. 's Works.—We are 
informed that a rumour has got abroad that Messrs. Ercole 
Marelli & Co.'s factories at Milan have been destroyed; there is 
no foundation whatever for this supposition, the factories being 
in perfect order and extremely busy. During September the works 
were occapied by the workmen, like all the other large works in 
Lombardy, but early in Ootober they were banded back to the 
ovners; during the occupation work had been carried on 


practically in & normal manner, and the plant was absolutely 
undamaged, 


Spanish Electrical Manufacturers’ Association.— T he 
Catalonian manufacturers of electrical material and apparatus 
have formed at Barcelona a union called the Aeociacion Indus- 
triales Eleotristas y Anejos de Cataluna. One of the chief objects 
of the Association, apart from the protection which the manu- 
facturers hope to find in the new Customs tariff, will be to obtain 
facilities from the Government for the export of their products.— 
Reuter's Trade Serrice (Madrid). 


New Bombay Electricai Vehicle Company. — The 
formation is announced of the Transit Engineering Co., Ltd., with 
a capital of 50 lacs of rupees. The registered office of the new 
concern is York Buildings, Hornby Road, Bombay. The company 
has been floated for the purpose of importing into India, and 
dealing in, electric vehicles of all kinds, including pleasure 
vehicles, lorries, and industrial trucks.—Reuter's Trade Serrice 
(Bombay). 


Non-Ferrous Metals. —In view of the violent fluctuations 
in the quotations of the principal non-ferrous metals which took 
place on the Metal Exchange last week, the Financial Times gives 
the following table showing the stocks at London and other porte 
of the United Kingdom, compiled by the London Metal Exchange 
Statistical Department :— 


Nov. 80th. Oct. 818+, 
Tons. Tons. 
Copper, refined ... 85 9.388 ... . 9,604 
ii rough ... d 2,051 ... .. 3,968 
» Unclassified ... 182 ... jn 182 
Total ese 11,621 18,754 
Tin as „ж wee 4,693 ... . 4,025 
Lead sii aay aaa 14,919 ... .. 15,365 
Spelter ... eis «i 16,953 .. 19,214 


Applications for British Trade Marks.—Appended is a 
summary of the recent applications for British trade marks in 
respect of goods connected with the electrical trades and industries : 

Electrilac. No. 396,028. Class 1. Electrical insulating varnish. 
Arthur G. Brown, trading as the Rustnot Oo., 73, Bridge Street, 
Manchester, October 14th, 1919. 

Vioray. No. 405,483. Class 13. Aro lampe. B. J. Hall & Oo., 
Ltd., Peters Street, Westminster, and A. W. Penrose & Oo., Ltd., 
109, Farringdon Road, London, К.О. July 7th, 1920. 

Bee Bee Sparking Plug Bruntons (lettering combined with 
design). No. 404,322. Class 13. Sparking plugs.  Bruntons, 
Wire Mills, Station Road, Musselburgh, N.B. May 20th, 1920. 

Beru. No. 406,448. Class 13, Sparking plugs. Waddington 
Bros., 625-7, Fulham Road, London, S.W. 6. July 26th, 1920. 

Wolseley. No. 403,117. Olass6. Electrio motor and generators. 
Wolseley Sheep Shearing Machine Co,, Ltd., Alma Street, Aston, 
Birmingham. April 20th, 1920. 

Rubis. No. 408,002. Class 13. Sparking plugs. Pelabon, Ltd., 
Cambridge Road, Twickenham, S. W. September 20th, 1920. 

Belling. No. 380,418. Class 18. Electric cooking and heating 
apparatus. Chas. R. Bell, trading as Belling & Co., Derby Road 
Works, Edmonton, London, М. August 21st, 1919. 


New Belgian Company.— La Socicté des Ateliers Electro- 
Mecaniques Bauduin is the name of a new company which has 
lately been formed at Marcinelle-Charleroi, with a capital of one 
million franos, to carry on an electrical engineering business. 


New French Company. — La Société Hydro-Electrique 
“La Valentinoise" is the name of a new company which has 
lately been formed in Paris (5, Rue de Vienne), with a capital of 
one million francs. 


Swedish Trade Propaganda.—The Swedish Ministry of 
Trade has appointed a Oommittee to inquire into and submit 
recommendations regarding steps to be taken to ensure the greatest 
possible uniformity and effectiveness in Swedish commercial 
information. In accordance with the terms of reference, the 
Committee is to be guided by the principle that existing official 
and private institutions should be utilised as far as possible for the 
purpose of disseminating commercial information. It is stated, 
H.M. Minister at Stockholm adds, that the duties of the Oom- 
mittee will include the drawing up of a scheme of 5 for 
Swedish goods abroad, as well as the organisation of centres of 
information regarding foreign goods suitable for the Swedish 
market.— Board of Trade Journal. 


Rio Tinto Copper Mines.—The strike at the Rio Tinto 
mines has now been settled, the miners accepting the English 
company’s conditions. The strike lasted six months, and was kept 
alive by foreign and native agitators. 


Australian Lead Mines.— Work has been suspended at 
the Broken Hill South Mine, on account of the fall in price of lead 
and zinc. 


Unemployed in the United States. — According to a 
Daily Telegraph correspondent, the American Labour associations 
estimate that there are nearly 2,500,000 unemployed in the United 
States at the present time, and that the number is growing. 
Owing to the high cost of living, very few saved during Dr 
for в rainy day, and many spent all they had saved, deluded by the 
idea that prosperity would continue for many years. 


Reductlon of Wages in Sweden.—It is reported that two 
big engineering works have notified their staffa that they find it 
пес ›ввагу to reduce wages by 22 per cent. If the workmen refuse 
to accept this reduction, a large part of the staff will be dismissed, 
— Keuter's Trade Service (Stockholm). 
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Dalmarnock Bowling Green.—The use of ground at 
Dalmarnock Gardens, Glasgow, is to be granted as a bowling green 
for the employés of the Corporation electricity department, and 
4400 has been granted towards the cost of making the green. 


German Lamps for Russia.—It is reported in Petro- 
grad that large orders for manufactured goods have been given to 
Germany, inoluding 750,000 electric lampe. 

War Dumps Sold.—The Ministry of Munitions announces 
that the four largest British depóte remaining in France have been 
sold. The dumps in question are those at Audruioq (railway 
materials), Beaurainville (railway repairs), Abanoourt and Le 
Havre (engineering stores), and the plant and stores include 
electrical material. The p rs are Messrs. L. Aldridge & Oo., 
Ltd., and Hughes & Bolckow, of Middlesbrough ; the purchase 
price is understood to be considerably over £2,000,000. 


Pern's Centenary Celebrations.— The exhibition pro- 
posed in connection with the Peruvian Centenary celebrations, 
which seems to have hung fire at the outset, will take place, it is 
now officially announoed, at Lima from June let to October 81st, 
1921. Though privately organised, it will have the direct support 
of the Peruvian Government. Britiah participation is invited and, 
in fact, strongly recommended by the British Government trade 
officials both at home and in Peru. This especially applies to 
manufacturers of “loxury articles,” which should find a 
market. It is expeoted that the exhibition will attract a number 
of American exhibitors.— Financier. 

Rates of Exchange.— Both the Prime Minister and Sir 
Robert Horne informed the House of Commons on December 20th 
that it was the intention of the Government to include in a Bill, to 
be introduced at the beginning of the next session of Parliament, 
provisions dealing with the situation caused by the importation of 
goods at abnormally low prices owing to the state of certain 
exchanges. 

Russian Trade.—Urgent requests to resume trade with 
Russia, in the hope of alleviating unemployment in this country, 
were addressed to the Government by the Labour Party in the 
House of. Commons on December 22nd. Sir Robert Horne, 
replying, aid: — The real fact is that Russia has got no com- 
modities to trade with. The one commodity she has got is gold." 
The Government had been eager and anrious to resume trading 
relations with Russia, but it was very difficult to conduct trade 
which did not depend upon an interchange of commodities, 
Most definite propaganda, organised in Russia, hostile to British 
interests in the East, was, he said, being conducted, On June 30th 
the Soviet Government acoepted the conditions with regard to 
ceasing Sropaganda, and the Government posed to insert them 
into the agreement, in order that the R Government should 
show its good faith. While believing an agreement would be 
reached, he said that if it were not, British traders would be free to 
trade with Russia at their own risk, as other countries were trading 
with Russia. But the volume of trade with no country had reached 
any considerable dimensions. 

Annual Dlaner.— On Saturday, the 18th inst., the staff 
of ELECTRICAL INSTALLATIONS, LTD. held their 10th annual 
dinner at the Holborn Restaurant, which was attended by some 
90 members of the staff and the directors of the company, Mr. 
H. F. Simon, managing director, taking the chair. The dinner was 
followed by an excellent professional concert. 

The Athletic and Social Club of Electrical Installations, Ltd., 
which has been in existence for a number of years, has held a’con- 
siderable number of concerts and successful social evenings during 
the past season, which in every case have been well attended. 


Tramway Wages Inquiry.—Employers and the Unions 
conoerned have concurred in the decision of the Ministry of Labour 
to set up a court of inquiry in connection with the disputed olaim 
for an increase of 12s. a week for tramway workers all over the 
country. Representatives of the Municipal Tramways Association 
met in London on December 21st. and decided that they would be 
represented at the inquiry. Mr. J. Beckett, secretary to the Asso- 
ciation, eaid that he understood that the constitution of the 
court and the terms of reference had not yet been decided upon 
by the Ministry. The private companies represented through the 
Tramways and Light Railways Association have also decided to 
atate their case before the court of inquiry.—Daily Telegraph. 

The National Executive Council of the United Vehicle Workers’ 
Union has refused to sanction the application of the Manchester 
and the Salford tramway men to put in a claim for an increase 
of wages of £1 a week. This decision was communicated to a 
meeting of representatives of the Manchester men's branches, which 
resolved that any further action should be deferred till after the 
national inquiry. The Executive Council's decision was conveyed 
in the following resolution :—'' That having carefully considered 
the application of the Manchester and Salford branches, and the 
views put forward by the delegation for the purpose of making a 
local application for an increase of wages, the E.C. are of opinion 
that such an application would be fruitless, and would have a 
5 effect on the forthcoming inquiry.“ — Manchester 

аталал. 


New Kinema Їпуепйоп.—А new invention has been 
placed on the market in Sweden and introduced in Stockholm film 
theatres by Aktiebolaget Plantkran. The new device, which is 
named Peco,“ consists of an electrically-propelled fanning 
appliance for keeping a film cool and doing away with the danger 

m fire. Ifa film should take fire, it is claimed that the new 
appliance immediately extinguishes the flame.—Reuter's Trade 
Service (Stockholm). 


LIGHTING AND POWER NOTES. 


Aldershot.—MiLiTARY UmpERTAKING,—The Secretary 
of State for War, replying recently to & question put to him in the 
House of Commons, stated that the ares in which it was proposed 
tosupply electricity from the Command ing station was 
outaide the area in which the Aldershot Gas, Water and District 
Lighting Оо. had the right to supply. He also stated that the 
military undertaking paid the equivalent of local rates, although 
not legally liable. 


Australla.— W. A. GOVERNMENT UNDERTAKING.—It is 
stated that the electricity undertaking owned and operated by the 
Western Australian Government showed a profit of £4,064 for the 
year ended June 30th, 1920. 

SypNEY.—The municipality has requested the Government to 
set up an independent tribunal to fix the prices to be charged for 
electricity. The profit on the undertaking for 1919-20 was 
£19,000, but it is estimated that if prices are not increased there 
will be a loss of £60,000 on the working for the current financial 
year, due chiefly to enormous inoreases in employés’ wages. 

THE MORWELL ScHEME.—Sir John Monash, chairman of the 
Victorian electricity commissioners, states that all the plans and 
specifications and conditions of contract for the whole of the elec- 
trical parts for the first instalment of electric power at Morwell 
would shortly be lodged with the best makers in the world—both 
in England and Australia. These parts would include turbo- 
alternators, condensing plant, switchgear, transmission-line towers, 
cables and thd like. Plans and specifications for boiler plant were 
also in hand, but they were not so urgent. At the present time 
plans were being made for the diversion of water for condensing 
purposes from the River Latrobe. The commissioners had in view 
the organisation and construction of a garden township. The 
township would be sewered, with a proper water supply, and would 
be electrically lighted.— Tenders, 

According to The Times, coal is scarce owing to the shipping 
strike, and the Federal Government has prohibited the use of gas 
and electric light and power except within severely restricted 
hours. In Melbourne the tramways are likely to be shut down 
after sunset and on Sundays. 


Banffshlre.— HYDRO-ELTCrRIO SCHEME.— At a meeting 
of the County Council the Finance Committee submitted a report 
dealing with the county scheme for the generation of eleotricity 
by water power. It was decided to appoint Messrs. Balfour, 
Beatty & Oo. as consultants to report upon the scheme, at a 
remuneration of £400. Mention was made of the intention of 
certain bodies to effect a diversion of the Spey and its tributaries 
for electrical purposes, and it was, therefore, resolved to ask 
Parliament not to sanction such schemes, as they were prejudicial 
to the county's interests. 


. Barnoldswick.—PRorosep ELROrRICOIIT SuPPLY.—The 
District Council is considering the installation of an electricity 
supply for the town, and has arranged meetings with the Nelson 
Oorporation to discuss the matter. 


Barnsley.—L:GHTING FaILURE.—On the night of 
December 21st the whole of the Oorporation's electric lighting 
failed, causing great inconvenienoe to theatres and kinemas. After 
over an hour's stoppage the supply was resumed, 


Bedford.— YEAR'S Worxkinc.—The accounts of the 
municipal electricity undertaking for the year ended March 31st 
last record a total revenue from all sources of £61,311; last year's 
figure was £49,983. Against this, working expenses amounted to 
£43,697, compared with £38,081. leaving a gross balance of 
£17,614 (£11,899). The payment of loan charges, &o., resulted in 
a net profit of 42,628, being very nearly the same as in the previous 
year, when the profit was £2,791. 


Bethesda (N. Wales).— PRO OĩSED ELECTRIC LIGHTING 
SoHEME.—At a meeting of the Urban Council the question of 
obtaining an electricity supply was raised. The olerk stated that 
he had been in communication with the North Wales Power Oo., 
and, as а result, was able to give a figure for the cost of supplying 
within a radius of four miles This was £11,000, and a price of 
ad. рег unit would be asked. It was decided to proceed with the 
matter. 


Bexhill, — INADEQUATE SUuPPLy.— The load on the 
Council's station is so great that new services for radiators 
have to be disallowed, and no additional street lighting can be 
entertained. The Council recently approached the Hastings 
Corporation, inquiring what progress was being made with its 
scheme for bulk supply; but the position of this scheme is 
unlikely to render plant extensions unnecessary at Bexhill. While 
itis felt that the strain of this winter may be met with care, the Com- 
mittee considers that action must be taken earlyin 1921, The Electrio 
Light Committee has decided to seek the advice of the Elec- 
tricity Commissioners in the matter, to again approach Hastings 
Corporation respecting the bulk supply scheme, and to obtain 
information respecting the purchase of generating seta, new and 
secondhand, 


Bournemouth, —LIGHTING ConTract.—At a meeting of 
the Town Council the proposal of the Bournemouth and Poole Elec- 
tricity Supply Co., to light the streets of the town as far as the 
mains extended, was rejected. The lighting contract with the 
Bournemouth Gas and Water Co. was renewed, 
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Bromley (Kent).—FAiLURE or Ілонтгха. — Owing to 
a defect in the main cable of the electric light supply at Bromley 
Kent, on December 22nd, the town was in oomparative darkness, 
for some time. The supply failed shortly after four o'clock, and 
the local kinema houses had to ourtail their programmes, whilst 
nearly all the shops were illuminated by oil lamps and candles. 
Leter the eleotricity supply was restored, 


Bury.—Loan Sancrionep.—The Electricity Committee 
has received the sanction of the Electricity Commissioners to the 


borrowing of £95,000 for the extension of plant at the Chamber 
Hall power station. 


Colwyn Bay.—Loan.—The Electricity Commissioners 
are being asked to sanction the borrowing of £48,224 by the Urban 
District Council. This is required for the provision of machinery, 

t, cables, and building extensions in connection with the 
supply to be given by the Aluminium Corporation at 
тор. 

Чпеп!а1,.—Ёвлхок.—Ап incident similar to that 
which took plaoe some time ago, when the Town Council of Metz, 
passing over French firms, placed orders for electricity meters with 
the A.E.G., has occurred recently. The Société d’Electricité, of 
Strassburg, passing by French tendering firms, has placed ita orders 
for boilers with German firms. There is, however, a difference in 
details between the two incidents, for whereas in the former the 
German quotation was much below the French one, in the present 
instance the reverse is the case, The former incident, when it 

called forth some very natural criticism on the absence 
of patriotism and gratitude, in order to make a saving of a few 
hundred franos ; the latter shows no such justification, and seems a 
case of sheer lack of patriotism. 

Work is proceeding satisfactorily in the construction of the 
high-pressure power distribution system which is to make the 
devastated regions independent of direct coal supplies. It will 
gave labour, benefit the small workshop owner, and eventually 
reduce the country's importation of coal. It is expected that the 
echeme will be completely carried out by the end of next year. 
Among the towns to receive electricity when it first becomes avail- 
able are Douai, Valenciennes, Lille, Cambrai, Laon, Rheims, 
Epernay, Verdun, Longwy, and Nancy. All other cities and 
villages will be supplied ultimately, and the North and East will 
be linked up with Alsace and Lorraine. The principal power 
station is to be at Hirson, power being supplied later from Genne- 
villiers and stations on the Rhine.— The Times Trade Supplement. 

The Conseil-Général du Pas-de-Calais has requested that negotia- 
tions be entered into with all the supply companies to the end that 
electricity may be placed at the service of every commune in the 
Department. 


GERMANY.—The British Commercial Secretary at Cologne has 
forwarded to the Department of Overseas Trade the following 
translated extract from the Deutsche Hergwerks Zeitung of 
Desember 214 :— 

"Ten of the largest electricity works supplying the Weat- 
phalian industrial and neighbouring district have united in the 
Kommunalen Electrizitatewerkverband (K. E. V.), Westphalia, which 
has its seat at Hagen. Eleven electricity works belong to this 
union. The chief tasks of the company are the technical co-opera- 
tion of the power stations at present existing in the union, the 
joint building and working of new water and steam-power works 
on the basis of the oheapest fuel, and to ensure a good and 
sufficient sapply of electricity in the future. The great question 
of the day is how to supply communities and industries with 
sufficient electricity. Bituminous coal is scarce, and, oonse- 
quently, there is a shortage in electricity; the ооа! supplied by 
the State is insufficient, and the Association has taken certain 
measures in order to supply these much-needed wante. It is to 
give mutual help and support to other existing power stations; to 
extend suitable water-power stations ; and to bring large quantities 
of electricity from the Rhenish brown ooal district. The Associa- 
tion also plans for the construction of a large power station with a 
coal supply of its own. The Berzwerkgesellschaft Lothringen, 
Gerthen, near Bochum, has joined the K. E. v. in connection with 
the coal supplies to the K.E.V. The Ruhrtalsperrverein will also 
probably join the Association for the purpose of co-operating in 
building a large water-power stat ion.“ 

ITALY.—There has been introduced iato the Senate, by the 
Ministry of Public Works, а draft Bill for the constitution of an 
autonomous body for the development of the hydraulic forces of the 
Adige and the Garda. The draft Bill authorises the Provinces of 
Verona, Mantova, Modena, and Bologna to set up a corporation for 
the direction and utilisation of the water resources of the basins of 
the Adige and the Garda and their feeders, and обї ег basins of the 
same provinces, the plants to be installed being as in tLe Bill pre- 
scribed. To the corporation may be joined other public institutions 
and bodies not only of the provinces mentioned, but also of Venezia 
Tridentina. The capital of the corporation is not fixed, and it has 
the power of issuing bonds. The vastness of the river aystems dealt 
with makes this scheine one of great importance. 

SrAIN,—During the recent strike riots in Seville many attempts 
were made to destroy the electric supply cables, but they were 
effectively frustrated by the Civic Guard. 


Edinburgh.—Nxw SrarioN.— At a meeting of tke 
Town Council on December 22nd, it was stated that the present 
estimated cost of machinery and plant for the Portobello Station 
was £633,000, an increase of £143,0J0 upon the estimate submitted 
two years ago. Some dissatisfaction was expressed that the scheme 
had not been commenced when the first estimates were presented, 
but the inability of the Council to do this was said to be due to 
the Government nct removing the “ priority" demand in January, 


1919. The total cost of the Portobello scheme is estimated at 
£1,750,000. The report submitted by the engineer upon this 
subject waa " received," but not formally approved. 


Electricity District. —MERSEY AND West LANCASHIRE. 
—In pursuance of a notice issued by the Electricity Commissioners 
on July 16th. 1920, of the provisional determination 9 the 
above-named district, the Commissioners give notice they will 
hold a local inquiry at the Town Hall, Liverpool, on January 25th, 
1921, and following days with reference to the area to be included 
in the proposed distriot, and the objections and representations 
which have been made on account of the inclusion in or exclusion 
from the district of certain areas, and to oonsider (2) a scheme 
which has been submitted by a conference of Mersey and West 
Lancashire Electricity Authorities for effecting an improvement of 
the existing organisation for the supply of electricity in the said 
district, and for the formation of a Joint Electricity Authority ; 
and (b) a scheme which has been submitted by the Corporation of 
Wallasey for effecting an improvement of the existing organisation 
for the supply of electricity in the Wirral District and for the 
formation of a Joint Electricity Authority. Copies of the 
respective schemes may be obtained (a) from Mr. E. W. Pierce, 
Town Olerk's Office, Municipal Buildings, Liverpool, and (5) from 
Mr. Н. W. Cook, Town Hall, Wallasey, at а cost of 2s. 6d. each. 

Any representations or objections with regard to the said schemes 
or either of them should be addressed to the Secretary, Electricity 
Commission, Gwydyr House, Whitehall, London, S. W. 1, not later 
than Tuesday, January 18th, 1921, and & copy of such representa- 
tions or objections should at the same time be sent to Mr. E. W. 
Pierce, or Mr. H. W. Cook, as the case may be, at their addresses 
mentioned above. 


Grimsby. — PRoPosEkD  EXTENSIONS. —- The Electricity 
Committee, on December 15th, considered a scheme of exten- 
sions estimated to cost £200,000. It was stated that extensions 
were imperative, as the present plant was seriously overloaded. 
The proposals were eventually referred to a Sub-Committee for 
considers оа and report. 


Gulldford.—SALE or UNDERTAKING.—The Town Council 
is applying for a special order to authorise the Guildford 
Electricity Supply Co., Ltd., to transfer its undertaking to the 
Corporation, and for powers to generate and supply electrical 
energy. 


Halifax.—Y&aR's WOREKIxd.— The total revenue of the 
electricity works for the year ended March 31st last, was £137,832, 
compared with £111,574 in the previous period, Working expenses 
amounted to £80,752, as against £72,293, leaving а gross profit of 
£57,080 (£39,281). The net result. after payment of all capital 
charges, was a profit of £23,997, a considerable improvement upon 
last year's balance, which was £9,033, although the number of 
units sold fell from 18,029,244 to 16,161,399. 


Harpenden.—PRoTEST TO COMMISSIONERS.—Until the 
passing of the Electricity (Supply) Aot, 1919, it was the intention 
of the Urban District Council to take a supply of electricity from 
Luton Corporation. When, however, the district for that part of 
the country was delimited, it was found that Harpenden was 
included in the Greater London Area, while Luton was excluded. 
It has, therefore, been decided to forward a protest to the Electricity 
Commissioners against being supplied from any station several 
miles away from Harpenden, and to point ont that the most 
advantageous and economical source of supply is the Luton 
undertaking. 


Holyhead. ELECTRICITY IN HARBOUR. — The London 
and North-Western Railway Co. has decided to electrify a large 
quantity of the plant at the harbour in connection with the Dublin 
route improvements, Electric cranes and capstans are to be 
installed. 


Klilmarnock.—YEkaAn's WonkiNG.—The accounts of the 
Corporation electricity department for the year ended May 15th, 
1920, show a total revenue of £78,945, as compared with £59,576 
for 1918-19. The total working expense was £656,421, as 
against £35,529 in the previous period, leaving & gross balance of 
£22,521 (£24,047). The payment of oapital charges left a net 
profit of £961. The previous year's balance was £5,858. The 
number of units sold rose from 12,193,102 to 13,495,483. 


Lanark. — PRoPosED ELECTRICITY SoHEMES. — Four 
schemes for the supply of electricity to the town were brought 
forward at a Cor noil meeting by the Committee appointed to deal 
with the question. The first of these was a bulk supply from the 
Clyde Valley Power Co. This was estimated to require an initial 
capital of £58,000, and working expenses, ko, would amount to 
about £18,000 per annum, А scheme to utilise the power of the 
Clyde was estimated to coat £456,000, with annual charges 
amounting to £5,690. The other suggestions were to install 
steam turbine sets at a cost of 448,000, or gas or oil engines 
costing £30,000, with annual charges of £8,348 and 41, 130 
res ectively. Mr. J. М. M. Munro, the expert appointed, suggested 
that the water-power scheme should be adopted. Finally, how- 
ever, the Council decided to defer the whole question on account of 
the prohibitive cost of all the schemes, but the repcrt is to be sub - 
mitted to the Electricity Commissioners for their informa‘ion 
should they desire to provide electricity to the county, 


Liverpool.— Loan SancrioneD.—The Electricity Com- 
missioners have sanctioned the borrowing of £100,000 by the 
Corporation for the purpose of extending the generating plan“. 


— — — 
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Loadon.— Barterska.—The Borough Council is install- 
ing two 450-K w, meroury-vapour rectifiers, at а cost of £7,903, for 
the conversion of the supply to the Nine Elms district. 


Mytholmroyd.— ELECTRICITY SuPPLY.—Mr. W. Emmott, 
Halifax, has been appointed consulting electrical engineer to the 
Mytholmroyd Urban Council, and a committee has been deputed 
to open up negotiations with the Lancashire Electric Power Co. 
for thé supply of electricity to the district. ё„ 


New Zealaad.—Rororvua ExTENSIONS.—[In connection 
with the Rotorua electric po 


east, thus giving a completely connected system.—Auckland 
Weekly News. 


‚ Nerwich.—Sus-srATIONS.— On December 21st the City 
Council a recommendation of the Hleotricity Committee 
to purchase the necessary land for the erection of two sub-stations. 


Plymonth.—STrREzT LiGBTiNG.—O wing to the number 
of complaints received from nightworkers and others of the 
danger of the unlighted streets in the early morning, the Elec- 
tricity and Street-Lighting Committee has decided to suspend the 
war regalations and maintain the lighting throughout the night. 


Portsmouth. — Loan. — The Corporation is seeking 
sanction to the borrowing of £91,000 for the purpose of extending 
the generating plant. Tenders submitted by the Metropolitan- 
Vickers Electrical Oo. and Messrs. Baboock & Wilcox having been 
approved, the firms are being asked to proceed with the work. 


Scarborongh.—BREAKDOWN.— Owing to the failure of 
one of the lighting cables, the centre of the city was in darkness 
for about two hours on Deoember 20th. 


Scotland, —G34MPiAN Нурпо-Егєствіс SCHEME.— The 
hydro-electric к 19 formulated by. the Grampian Electricity 
Supply Co. is ў detailed in a provisional order, a draft of which 
has recently been submitted to the Private Legislation Procedure 
Committee. An fnitial capital of 41,000,000 ів provided for, and 
powers to increase this to any further sum not enceeding 8 4,000,000 
are sought.. Fifteen lochs and about 100 smaller waters are 
included in the area, and five generating stations to supply elec- 
tricity within an area comprising the counties of Perth, Forfar, 
and Kinross, and parts of the counties of Inverness, Argyle, 


Stirling, and Dumbarton are to be erected. | 


Sonth Africa.—BuLAwAYO.—The new generator at the 
power house in Balawayo burst when put into commission for the 
first time after undergoing the tests. The switchbo ird is partially 
wrecked, and the town without electricity. The damage is 
estimated at £5,000,— Reuter's Trade Service (Cape Town). 


- Sonthend.—INADEQUATE LIdHrNG.— For a considerable 
time the electrio lighting in the town has been the subject of 
complaints from tradesmen and others. It is stated that although 
the plant capacity has decreased since 1914, there are nearly a 
thousand more consumers. It is hoped to put a new auxiliary 
generating station at Leigh into service shortly. 


Swansea. — SHORT STRIKE. — The electrical fitters 
employed at the municipal electricity worke struck work on 
December 22nd, but returned to duty the following дау, 


United States.—Niacaka DaAM.—A plan to dam the 
Niagara River below the whirlpool is advocated by Dr. Т. К. 
Thomson, of New York, who declares that the new 100-ft. fall thus 
produced would furnish 2,000,000 H. P.— 2. Times. 


Watford. — CHANGE oF SorrLr. — The Northwood 
Electric Light and Power Co., Ltd., has applied to the Rural 
District Oouncil for permission to change the supply in the district 
from continuous to alternating current. The Council has decided 
to wait for representations from consumers before coming to any 
decision on the matter. 


Yeovil. —TimE ExtTension.—The General Рагровев Com- 
mittes to the Council that it had recsived from the 
Electricity Oommission an intimation that Meesrs. Petters, Ltd., 
had applied under the Special Acts (Extension of Time) Act, 1915, 
for a further extension of nine months within which to lay down 
the mains for the purposes of general supply of electricity under 
the Yeovil Electric Lighting Order, 1914. The Committee had 
replied that no objection was offered to such extension, but 

the hope that the undertakers would very shortly make 
an effort to put the work under the Order in hand.— IFestern 


Gazette. 


* 


TRAMWAY AND RAILWAY NOTES. 


Australla.—STDNET AoorDENT.—On November 7th an 
accident, which caused the death of one person and injuries to 40 
others, occurred on the Marne Park section of the Sydney tramway 
system. Ai a саг was proceeding along the Anz a0 e the pole 
suddenly slipped the trolley wires, putting the cer in darkrtess. 
The driver of a second car, which was following the first, was 
unable to pull up in time, and a violent impact took place, which 
forced the disabled car.a.distange of several yards, The emergency 
brakes on the second car failed to act, and, continuing in its course, 
it struck the leading car a second time, breaking into fhe rear and 
causing serious damage. The conductor of the first car was crushed 
between the cars, while endeavouring to replaóe his trolley, and 
was killed. | 

The State Government of New South Wales has decjded; t 
resume the conatruction of а tube railway system for S, dney and a 
seotion of its suburbs, and preparatory work will be started for 
building a bridge across the harbour at an estimated oost of 
25, 000, 000, spread over a period cf 10 years.— The Times. 


Beifast.—Nxw Cars.—A new type of car has been 
recently introduced on the Corporation tramway system.: The new 
cars, of which 50 have been ordered, are larger than the existing 
type, carrying 68 passengers—26 inside and 43 onteide ~ as against 
56 by the cars in use, The high · pressure signalling arrangement 
is unique, and the first of the kind to be introduced in Europe. 
The signals consist of a buzzar for the conductor and passengers, 
and a single bell for the conductor only. 


Blackpool.—Yza&'s WoRkKING.—The report upon the 
Oorporation tramways for the year ended March 31st last, which 
includes figures for the Fleet wood ing as from January Ist, 
1920, shows a total revenue from all sources of £186,474, as com- 
pared with £144,595 for 1918-19. Working expenses amounted to 
£147,769, as against £93,639, leaving a gross credit balance of 
£88,705 (4 50,896). The payment of loan charges, &0, £23,122, 
left a net profit of 415,583, a considerable decrease from last 
year’s figure—433,052. The car-mileage increased from 1,242,107 
to 1,447,226. ; 


Bradford.— COLLECTION оғ FARES.—At a meeting of 
the City Council a resolution for the diecontinuance of the practice 
of oolleoting fares on the platform of top-deck. passengers was 
proposed, but after a prolonged discussion the decision was deferred 
pending a conference with the men on the question. 


Continental,—lTALY.—The Consiglio Superiore delle 
Aoque has expressed its approval of the scheme for the electrifica- 
tion of the Santhia to Biella-Railway. This is one of the lines 
relegated for conversion dod шен industry. Continuous current 
at high pressure will be irt 


Egypt.—Cairo.—A novel subetitute for the strike 
weapon has been originated by the Cairo tramwaymen, who are 
dissatisfied with working conditions. The men, however, lack 
funds for a strike, so the drivers have adopted the poliey of so 
manipulating the switches that fusing is caused. The repair gange 
are acting in concert with the drivers, and delay. repairs to such an 
extent, that a reduction of the service is necessary. The men thus · 
succeed in decreasing the company's returns, but retain their 
normal rate of wagee.— Electric Railway and Tramway Journal. 


' Falkirk.— TRANSFER OF UNDERTAKING.—It is announced 
that a provisional agreement has been entered into between the 
Falkirk District Tramway Co. and the Fife Tramway, Light and 
Power Co., by which the latter is to take over the whole of the 
Falkirk tramway system. 

Finchley.—CorLi810N.—On December 19th a tramcar 


collided with a motor-car on the Great North Road, resulting in the 
death of one of the occupants of the motor and the injury of two 


others. It is stated that the car caught in the tramway lines, 


akidded, and was thrown violently against the tramcar, 


Glasgow.— EXTENSIONS.—Important extensions of the 
tramways are to be undertaken, including a route стег a ne 
bridge to be constructed across the Olyde. | 


Huddersfield.—WoRKMEN'S TICKETS.—A proposal was 
submitted at a recent Town Council meeting for the extension of 
the hours for the purchase of workmen's return tickets to 9am, 
as moet of the workpeople are working much shorter hours, and 
the majority not commencing work till 9 o'clock. The matter is 
to be considered by the Tramways Committee. 


Јарап. — Токто UNDERGROUND Ramway.—The Tokio 
Underground Railroad Co., organised some time ago, has received u 
permit from the municipal authorities to purchase land and start 
anrveying preparatory to the construction of the projected line 
between Shinagawa and Asakuca. The work was to ba com- 
menced on December Ist, and the tunnelling early next summer, 
Negotiations to secure foreign capital from America are making 
fair progress, and, if this is forthooming, in June next the com- 
pany will increase its capitalisation from 20,000,000 yen to 
80,000,000 yen.—Reuter’s Trade Service (Tokio). | 

London.— HAMMERSMITH.—The L. C. C. has sanctioned 
the borrowing of £9,936 for the purchase of six 34-‘on e ect rio 


vehicles for the collection of house refuse. The Council 1 aving 
decided to accept the tender of the Westinghouse Cooper- Hewitt 
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Co. for the supply of three mercury vapour reotifiers, each capable 
of charging two vehicles, application is to be made for sanction to 
borrow £788 to cover the cost of these with the necessary switoh- 
gear, &o. . 

ACOIDENT.—Six persons were injured in a tramway-car collision 
at Holloway, N., on Sunday last; failure of the brakes on one of 
the oars is stated to have been the cause of the accident, 


L. & N.-W. Rallway.—Rumour DENIED.—À rumour 
that the London and North-Western Railway Co. is considering a 
scheme which is likely to result in the electrification of the 
section of the railway between Ohester and Holyhead, and that 
the scheme has some connection with the great electrical develop- 
ment which is to take place in North Wales, is not substantiated 
by railway officials at Chester, some of whom regard the project 
al being out of the question altogether. 


Palestine. — Tramways  PRoHIBITED. — Mr. Ronald 
Storres, Governor of Jerusalem, in his efforts to preserve the 
historical and religions features of the country, found it necessary 
t» refuse the request which was made some time ago for а oon- 
cession to run tramway cars from Jerusalem to Bethlehem and the 
Mount of Olives. 


Taunton.—PurcHase  DECLINED.—In consequence of 
the Town Oouncil's decision to charge the Electric Traction Oo. 
more for its power, the company offered to transfer the under- 
taking to the Council for the sum of £7,000. On the surface 
this would appear to have been a remarkably reasonable figure, but 
it was stated at a Council meeting that if the system was 
presented gratis to the town the transaction would be an 
unprofitable one, as under present conditions, it would be impossible 
to make it pay. The capital sunk in the undertaking amounts to 
£35,000. The company threatened if the offer was refused to 
discontinue the service altogether. 


York.—HRAILLESS Cars.—The new trackless car service 
between Pavement and Stockton Lane, Heworth, was commenced 
on December 22nd. The distance is a mile and a quarter, and two 
oars are running, each seating 26 persons. 


TELEGRAPH AND TELEPHONE NOTES. 


France, — TELEGRAPHISTS' STRIKE.— The telegraph 
service between France and other countries, ohiefly Britain, Italy, 
and the East, is disorganised by a “ keep-to-the-rules" strike of 


telegraphists in protest against а Ministerial deoree altering the 


conditions of their daily duty. says the Dail pe Thousands of 
urgent telegrams and cables for the Eastern Telegraph Co.'s station 
at Marseilles, and messages from New York to London via the 


French route were being sent on by post last week. 
The Chamber of Commerce of Calais has requested the Minister 


of Commerce to establish a second telephone line between Calais 
and Paris. 


L.C.C. Tramway Telephones, — Extensions. — The 
oonsidering the provision of an improved private tele- 
phone system with a view to minimising the delays which occur in 
dealing with breakdowns on the Council's tramway system. The 
existing system provides for only 24 "external" telephones which 
are in direct communication with the central exchange, although 
at 134 points there are internal telephones enclosed within 
feeder pillars from which communication is limited to the local 
sub-station. Calls cannot be received at these pillars. On a 
number of sections the distance between points provided with 
external telephones varies from 11 to 3# miles, and in the event of 
breakdowns on these sections, delay in obtaining! the n 
assistance is sometimes caused, as the only telephone available is 
one of the internal type. It is proposed that the selector telephone 
control system, which is in operation on the West Ham Corpora- 
tion tramway system should be installed. In addition to providing 
for selector stations, which ean either call or be oalled as in the 
case of the existing ' external" telephones, the aystem permits 
the inclusion of non-selector stations which can call, but which 
cannot be called from, the control office. The principle of the 
tem is that the controller shall be in immediate touch with, and 
record all items of importance occurring on the system, this 
information being readily acoessible to those in authority. It is 
suggested that the non- selector pattern of telephone, which is 
cheaper than the seleotor type, should be provided at intermediate 
traffic points. This will enable calls to be made direct to the con- 
troller at the tramway offices and a non-selector station can be 
conneoted with a selector station. The Oouncil is of the opinion 
that this sywtem would facilitate the working arrangements and 
would be of assistanoe in dealing with breakdowns, and proposes 
that in the first instance the system should be installed on the 
northern tramways, leaving its extension to the southern lines for 
consideration at a later date. The cost is estimated not to exceed 
46,311, and the work could be completed in about nine months. 
No expenditure will be incurred during the current financial year. 


Tahitii— WIRELESS CoMMUNICATION.—A wireless station 
has been constructed at Mahina, Tahiti, for the purpose of 
opening up communication with Bordeaux. Results up to the 
p-esent, however, have not been satisfactory, and further attempts 
will be made after a more thorough survey of atmospheric 
conditions has been carried out.—Reuter’s Trade Service (Paris). 


CONTRACTS OPEN AND CLOSED. 


(The date given in parentheses at the ond of the paragraph indicates 
the issue of the BLEOTRIOAL REVIEW in whioh the % Oficial 
Notice" appeared.) 


OPEN. 


Australia. — QUEENSLAND. — January 26th, 1921. 
P.M.G.'s Department. Telephone apparatus and parts. Schedule 
509. (Deoember 10th.) 

SYDNEY. — January 31st. Municipal Council. H.T. and L.T. 
cable (specification No. 628). Electric Lighting Department, 
Town Hall, Sydney. 


Bulgaria.—Department of State Railways. Telephone 
and telegraph material, complete electrical installation and appe- 
ratus for coal mines. Lists can be seen at the Enquiry Room of 
the Department of Overseas Trade, 35, Old Quoen Street, S. W. I. 


Edinbargh.—Corporation. Tuning and maintaining organ 
in Usher Hall for three years, including motors and switches, to the 
point of junction with Corporation mains, also all electric and 
electro-pneumatic conneotions. Conditions from Town Olerk. 


India,.—M EERUT. — January 17th, 1921. Government 
of United Provinces hydro-electrical installation. Generating 
station equipment, inoluding workshop equipment, Н.Т. trans- 
mission and distribution (overhead equipment, including poles), 
sub-station equipment, pumping station equipment and piping, &c. 
Mr. G. McHoey, sanitary engineer to the Government, United 
Provinces, Allahabad. —Hew er : Trade Service (Bombay). | 


Leyton.—January 11th, 1921. Urban District Council. 
Electric wiring of 142 houses on the Barclay estate. (December 10th.) 


Manchester.—January 24th. Electricity Committee. 
Six motor-driven circulating-water pumps; three motor-driven 
boiler foed pumps and one motor-driven pump for weight-tank 
sump. (December 24th.) 

January llth. Tramway Committee. Electric welding equip- 
ment for the welding of tramway rail joints, J. McElroy, Manager, 
55, Piocadilly. | 


Natal.— DunkAx.— January 26th. Corporation. Supply 
of telephone cable, paper sleeves, concrete pipes, and various 
telephone and miscellaneous accessories and materials. 

February 16th. One 1,000-Kw. rotary converter with trans- 
formers and switchgear. Specifications of the above may be 
consulted on application to the Department of Overseas Trade, 35, 
Old Queen Street, E.C. 


New Zealand. — NAPIER. — January 17th. Borough 
Council. One 500-Kw. electric generating set.  Oopies of the 
specifications and blue prints may be seen at the Department of 
Overseas Trade, 35, Old Queen Street, S.W. 


AUCKLAND. February 22nd, 1921. City Council. One 3,000- xw. 
H.T. turbo-alternator ; two 5,000-Kw. H.T. turbo-alternatora ; four 
1,500-Kw. rotary converters; four 500-Kw. rotary converters, 
switchgear and transformers ; four water-tube boilers, conveyor, 
pumps, pipework, H.T. and L.T. cables. (December 17th.) 


, Rhodesia. — SALISBURY. — January 18th. Municipal 
Oouncil, Electric generating plant, switchgear, cable and con- 
verters, Specification (£8 3s.) from the Oounoil’s Consulting 
Bngineer, Royal Ohambers, Johannesburg. A copy of the specifica- 
tion may be consulted at the Department of Overseas Trade 
(Room 48), 35, Old Queen Street, S. W. I. 


South Africa.—JOHANNESBURG.— January 18th, 1921. 
Rand Water Board. Supply and erection of steam boiler, super- 
heater, stoker, economisers, &o., steam turbo driven centrifugal 
pumps, condenser, &o., for the Swart Kopjes pumping station. 
Copies of the specifications, &c., and forms of tender can be seen 
on application to the Machinery Section, Department of Overseas 
Trade, 35, Old Queen Street, S.W. 


CLOSED. 


Aylesbury. —Town Council :— 
Edison Swan Electric Co., Ltd.—8500 yd. of cable, £116. 
W. Lucy & Со, —Joint boxes, 288, each. 


Belglum.— The municipal authorities of Ougrée (province 
of Liéze) recently invited tenders for the establishment and equip- 
ment of a laboratory for the testing and standardisation of three- 
phase electricity meters. Only two offers were received, the loweat 
being that of the Société Belge pour la Fabrication des Compteurs, 
of Brussels. 


Bradford.— The Tramway Committee has decided to 
recommend the City Council to accept the tender of a Belgian firm 
for 100 steel tramway tires at & price between 40 and 50 per cent. 
lower than the quotations of nine British firms. | 


Wrexham.— Town Council :— 
Electric light wiring, Acton Park houses.—E. V. Walker & Co. 
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Government Contracts: — The following Government 
contracts have been placed during November, 1930 :— 

A ADMIRALTY (CONTRACT AND PuncHASE DEPARTMENT). 

utomatic telephone exchange equipment.—Si 

Batteries. —D.P. Battery Co, Ltd. E R 

Bitumen. -W. H. Keys, Ltd. 

Circuit breakers.—Whipp & Bourne, Ltd. 

Electrically driven air compressor.—Bellis & Morcom, Ltd. 

Electric light installation.—Foot & Milne, Ltd. i 

н. and L.T. cables and switchgear.—Johnson & Phillips, Ltd. 

Lamps for night sights.—A. C. Cossor, Ltd. 

Sheet mica.—Attwater & Sons. 

Motor-driven angle bar cropping machine.—Craig & Donald. 

Elements for radiators.—Automatic Telephone Manufacturing Co., Ltd. 

Resistances for electric welding.—Bertram Thomas. 


War Office. 
Crucibles.—Morgan Crucible Co., Ltd. 
Electrical equipment.—Pritchett & Gold and E.P.S. Co., Ltd. 
G. I. wire.—Lancashire Wire Co., Ltd. 


Ата MINISTRY. 


Switch boxes.—Park Royal Engineering Works, Ltd. 
Transformers.—British Electric Transformer Co., Ltd. 


Post OFFICE. 


Protective apparatus.—Phoenix Telephone & Electric Works, Ltd. 

Telephone apparatus.—British L.M. Ericsson Manufacturing Co., Ltd.; 
Peel Conner ‘Telephone Works, Ltd.; Siemens Bros. & Co., Ltd.; 
Sterling Telephone & Electric Co., Ltd.; Western Electric Co., Ltd. 

Telegraph and telephone cable.—Hackbridge Cable Co., Ltd.; Johnson 
and Phillips, Ltd.; Pirelli General Cabie Works, Ltd.; Siemens Bros. 
and Co., Ltd. 

Ducts.—Oates & Green, Ltd.; J. Woodward, Ltd. 

Pole finals.—H. Workman, Ltd. 

Condenser paper.—Brittains, Ltd. 

Telephone pegs.—J. Hannan. 

Telegraph poles.—C. Light & Co., Ltd.; Payne & Co. 

Steel wire rope.—Whiteoross Co., Ltd. 

Lead sleeves.— T. & W. Farmiloe, Ltd. 

Solder.—Quirk, Barton & Burns (St. Helens), Ltd. 

Spindles.—Guest, Keen & Nettlefolds, Ltd.; T. 
Richards & Sons, Ltd. 

Flexible cord connection.—H. J. Dawes. 

Bronze wire.—T. Bolton & Sons, Ltd.; British Insulated & Helsby Cables, 
Ltd.; Shropshire Iron Co., Ltd.; F. Smith & Co. (incorporated with 
the London Electric Wire Co. & Smiths, Ltd.). 

H.D. copper wire.— British Insulated & Helsby Cables, Ltd.; R. Johnson 
Nephew, Ltd. 

Switchboard wire.—British Insulated & Helsby Cables, Ltd. 

Electric lift, G.P.O. (South).—Medway's Safety Lift Co., Ltd. 

Laying conduits.—Dalston-Hackney : H. Farrow. Dundee: W. Dobson. 
Streatham-Norbury: H. Farrow. Lambeth (Borough Road), J. A. 
Ewart, Ltd. East Scotland Post Office Engineering District : Siemens 
Bros. & Co., Ltd. London-Barnet-Welwyn (London District): J. 
Ewart, Ltd. Finchley (Windermere Avenue): G. J. Anderson. Pres- 
ton-Blackpool (Section 111): S. Jowett & Sons. 

Manufacture, supply, drawing in, and jointing cable.—Cardiff-Port Talbot : 
W. T. Henley’s Telegra Works Co., Ltd. Derby-Nottingham : British 
Insulated & Helsby Cables, Ltd. Birmingham-Wednesbury-Wolver- 
hampton: Johnson & Phillips, Ltd. Marlborough-Reading: Callender's, 
Cable & Construction Co., Ltd. . 

Power plant, Land's End wireless station. New Pelaphone Engine Co., 


W. Lench, Lid.; C. 


Telephone exchange equipment. Hop: Western Electric Co., Ltd. Sun- 
derland: Western Electric Co., Ltd. London exchanges.—Alterations 
to stock markings: Western Electric Co., Ltd. Cambuslang : Siemens 
Bros. & Co., Ltd. Sub-contractors: English Electric Co., Ltd., for 
charging machines; Tudor Accumulator Co., Ltd., for batteries. 


HicH COMMISSIONER FOR INDIy, 


Accumulators.—Chloride Electrical Storage Co., Ltd. 
Cable.—W. T. Henley's Telegraph Works Co., Ltd. 

parts of dynamos.—J. Stone & Co., Ltd. 

Generating sets.—W. H. Allen, Sons & Co., Ltd. 
Motors.—Lancashire Dynamo & Motor Co., Ltd. 
Switchboards.—British Thomson-Houston Co., Ltd. 

Copper wire.—T. Bolton & Sons, Ltd. 

lron wire.—Rylands Bros., Ltd. 

Wireless installation.—Marconi's Wireless Telegraph Co., Lad. 


Crown AGENTS FOR THE COLONIES. 


Alternators.—Metropolitan-Vickers Electrical Export Co., Ltd. 
Battery materials.—Western Electric Co., Ltd. 

Boilers and economisers.—Babcock & Wilcox, Ltd. 

Cables, &c.—Siemens Bros & Co., Ltd. 

Copper conductors.—T. Bolton & Sons, Ltd. 

Electric cables.—W. T. Glover & Co., Ltd. 

Electric generator.—Laurence Scott & Co., Ltd. 

Electric materials.— General Electric Co., Ltd. 

Fans. General Electric Co., Ltd. 

Insulators, spindles, &c.—Bullers, Ltd. 

Telegraph line material.—Siemens Bros. & Co., Ltd. 
Telephones.—British L.M. Ericsson Manfg. Co., Ltd. 

Telephone switchboards.—Western Electric Co., Ltd. 

Train lighting equipment.—J. Stone & Co,, Ltd. 

Bronze and copper, &c., line „ Iron Co., I. id. 
G. I. line wire —Rylands Bros. & Co., Ltd. 


Е 


FORTHCOMING EVENTS. 


arine —Tuesday, January 4th. At the Institute 
institut сос аг At 6.40 p.m. Paper on T The Interna] Combustion Engine 


by Me. W. Pollock. 
ectrical South-Midland Centre (Students 
on).—Tuesday, January 4th. At the Institute, Birmingham. At 
7.80 p.m. Address by the President of the Institution (Mr. Ll. B. 
Atkinson). 
r Wireless Soc .—Weünesday, January Sth. At the Albion 
Hotel, Manchester. At 7.80 p.m. Lecture on ''Induetance Coils," by 


Mr. A. Parkinson. 
Annual Exhibi- 


Physical Soci of London and the Optical Society 
tion. 8 January 5th, and О аздау January 6th. At the 
ey ie College of Science, South Kensington, B. W. From 8 to 6 p.m. 
om 


7 to 10 p.m. 
Chelmsford Society.—Thursday, January Gth. At the East 
Anglian Institute of Agriculture. At 7p.m. Paper en Motor Transport 


Eoeonomios, by Mr. T. Clarkson. 

Junior Institution of —Friday, January 7th. At the Gaxton 
Hall, Westminster. At T Lecturette on The Indicator: Its Use 
and Application," by Mr. H. G, Pusey. 

Goyal institution of Great Britain.—At Albemarle Street, W. At 8 p.m. 
Christmas Lectures The Haunts of Life"—by Prof, J. Arthur 

Thomson :—Saturday, January 8th. “The Conquest ef the Land.” 

Tuesday, January lith, The Mastery of the Air.” 


NOTES, 


The Electricai Engineers’ Ball, 1921. — That we are 

still recovering from the effects of the war is recalled to our 
minds by the fact that since the Electrical Engineers’ Ball of 
1914—the eleventh of the series—that cheerful function has 
lain dormant. The New Year, however, is to see it restored 
to its normal place in the events of the season, and we have 
pleasure in giving below a list of the members of the Com- 
mittee which is in charge of the arrangements. It will be 
held at_ the Hotel Cecil on Friday, February 4th. 
. The Electrical Engineers' Ball is like no other social event; 
it stands alone in providing an occasion on which the electrical 
fraternity кши in the spirit of comradeship and old 
acquaintance, determined to enjoy the passing moment to the 
full. It has invariably been triumphantly successful in that 
aim, and the organisers may be trusted to see to it that the 
twelfth ball will leave equally pleasant memories; it will be 
seen that the list embraces leading representatives of every 
branch of the electrical industry, and carries a weight which 
ensures a successful outcome. 

Incidentally—though this forms no part of the purpose of 
the function—there is usually a surplus of revenue over ex- 
penditure, and it has become the custom to divide this between 
the Benevolent Fund of the Institution of Electrical Engineers 
and the Electrical Trades’ Benevolent Institution. - 


GENERAL COMMITTEE. 


H. Alabaster. J. J. McGregor. 
H. Allcock. Н. Т. S. MacKay. 
L B. Atkinson P. V. McMahon. 
O. H. Baldwin. W. L. Madgen. 
Geo. Balfour, M.P. W. Lee Matthews 
J. H. Bowden. E. W. Moss. 

Sir T. O. Callender, K.B.E. Lee Murray. 

R. A. Chattock. F. H. Nalder. 

A. C. Cramb. Sir Wm. Noble. 
А. J. Cridge, Col. W. A. J. O'Meara. 
P. F. Crinks. G. W. Partridge. 
Sir Jas. Devonshire, K.B.E. S. P. Pooley. 

T. C. Elder. M. J. Railing. 

Н. W. Fairman. P. F. Rowell. 

Dr. S. Z. de Ferranti. W. Rutherford. 

E. J. Fox H. Scholey, C.B.E. 


Sydney RE 
à . C. Siddeley. 
Frank Gill. A. M. Sillar. 

Jas. Gray. Roger Smith. 

J. P. Gregory. Sir John Snell. 

Col. C. C. Hardie, D. S. O. C. P. Sparks, C.B.E. 


F. B. O. Hawes. Geo. Sutton. 
C. W. Hill. C. D. Taite 
Hugo Hirst G. M. C. Taylor 


P. V. Hunter. 

Sir J. Kemnal, K.B.E. 
Major D. Kerr. 

J. E. Kingsbury. 

Н. M. Leaf. 

Col. F. A. Cortez Leigh. 
Capt. W. S. Lonsdale. 

A. R. McCullum. 


Executive Сомміттек : О. H. Baldwin, E. J. Fox, C. W. Hill, J. E. Kings- 
bury, d W. S. Lonsdale, P. V. McMahon, A. M. Sillar, C. H. Wording. 
ham, C.B.E. 

How. Secrstaries : C. W. Hill, А. M. Sillar. 

Hon. Treasurer: J. E. Kingsbury. 


J. Taylor. 

. M. G. Teezise. 

Capt. R. J. Wallis-Jones. 
Alf. H. Walton. 

F. W. Willcox. 

David Wilson. 

С. Н. Wordingham, C.B.E. 


Woolwich Inquest.—At the adjourned inquest upon 
Maurice Pettett, who was killed by & Г of metal projected 
from the Woolwich power station when a turbine raced 
away and burst, several of the station employés gave evi- 
dence. William Cottle, an engine driver, who was injured by 
the explosion, said that he received instructions to start u 
the No. 4 set on the day of the accident. He did this, an 
the set was brought up to its normal speed of 3,000 R.P.M. 
The switchboard attendant was preparing io synchronise, and 
the driver was told to lower the speed of the machine, but 
as he was about to фту out the order the set began to гасе. 
He attempted to closé the stop valve,but when the valve was 
about three parts closed the explosion occurred, and he was 
rendered unconscious. Mr. Swann, representing the manu- 
facturers of the turbine, protested against reports, i hich had 
appeared in the Press, attributing the disaster to defects in 
construction. ‘These premature statements were calculated 
to prejudice the firm’s business, and he ош that another 
tribunal to inquire into the technical aspect o the case should 
be formed. The Coroner replied that he was not concerned 


with the cause of the accident, and it was not his intention 


to take any technicalities into consideration. William Stiff, 
the charge engineer, corroborated the driver's evidence, stat- 
ing that when he saw it was impossible to shut the machine 
down he called to the driver to save himself. Frederick 
Elliott, station engineer, said the piece of metal which killed 
deceased had formed part of the alternator. A verdict of 
" Accidental Death was returned by the jury. 


A Club for Engineers in Birmingham. — For some time 
past an influential committee has been working in Birming- 
ham, with the object of filling a long-felt want in the district, 
namely, a club where engineers can meet both for business 
and social purposes. Such progress has been made that 
an option has been exercised on premises in the heart of the 
city. Names of prospective members and promises to sub- 
scribe to capital are being received, a fact which is very 
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gratifying to the committee after the hard work which has 
been put in during the preliminary stages. 
. The project is receiving the hearty support of many of the 
industrial and professional leaders of the Midlands, and 
the list of oflieers includes as president, Sir Hallewell 
Rogers, J.P., M.P. (chairman of the B.S.A. Co., Ltd.), as 
vice-presidents, Sir Gilbert Claughton (chairman of the L. and 
N.W. Railway), Mr. Hugo Hirst (chairman and managing 
director of the General Electric Co.), Mr. R. A. Chattock 
(city electrical engineer, Birmingham), Mr. F. J. Dixon (chief 
engineer to the South Staffs. Waterworks Co.,) Mr. J. Н. 
Lloyd, J.P. (director, Messrs. Stewarts & Lloyd), and Mr. 
Claud Tryon. | 
The chairman of the General Committee is Dr. Garrard; of 
the Finance and Buildings Committee, Mr. J. W. Madeley, 
J.P.; of the Rules and Propaganda Committee, Mr. R. A. 
Chattock; of the Membership Committee, Mr. W. F. Higgs, 
and the hon. secretary is Mr. J. Fearn, of the B.S.A. Co., Ltd. 
We understand that there will be no entrance fees for the 
first 500 members. The annual subscription is to be five 
guineas, country members paying half that sum. 


‚ District Industrial Conncils : Meeting of Employers’ 
Side.—At the meeting which will be held early in January 
of the employers’ sides of the various District Councils, we 
understand that the draft agreement between the employers 
and the trade unions of No. 10 (Greater London) Area will 
come up for consideration. The situation is at present that 
the draft agreement has been provisionally settled by the 
Greater London Council, and awaits the final approval of the 
National Council. Before the meeting at which the agreement 
will come up for final approval, the meeting of the employers’ 
sides of the District Councils will take place, and it would 
appear that the action of the National Council will depend 
largely upon the consensus of opinion at that meeting. We 
understand that the feeling of the District Councils generally 
is that the National Council should postpone approval of the 
Greater London Area agreement until all the other Councils 
have had an opportunity of considering the principle involved. 
The agreement gives a guarantee to the employés in the 
Greater London Area that wages shall rise pari passu with 
the increased cost of living, and that wages shall similarly 
decrease down to the point where the cost of living is 150 per 
cent. above pre-war figures. If the Greater London agreement 
were approved by the National Council, it is obvious that a 
similar agreement would be presented to each of the District 
Councils, and that the case would be entirely prejudiced if 
any one Council had given unconditional assent to such agree- 
ment. Further, it is felt that the principle has even a national 
interest outside the electricity supply industry, since the 
unions involved are also largely interested in engineering 
works throughout the country. If such an agreement ori- 
ginates in the electricity supply industry, and especially in 
an important centre like London, it would seem likely that 
the trade unions would continue to use the electricity supply 
of London to force the demands in other parts of the country. 
The agreement, therefore, would seem to afford a possibility 
;* greater uncertainty as regards strikes in London than ever, 
and so would not fulfil the purpose of the Greater London 
agreement as contained in the preamble, which was to ensure 
that the supply of electricity might be '' carried on continu- 
ously without interruption." . In the past successful claims 
have been put forward by the unions that the electricity supply 
imfuetry should follow engineering awards; this was, of course, 
when the engineering industry was of crucial importance to 
the country during the war, and consequently the industry 
in which claims could not be resisted. Now, when the tables 
are somewhat turned, the policy apparently is to make the 
claims on the electricity supply industry and follow them up 
by claims on the engineering or other industries. 

It seems to be a question whether the undertakings in 
Greater London fully appreciate the agreement to which they 
are committed; certainly it has given rise to considerable 
disquiet in undertakings in other parts of the country. There 
is a further important bearing on the country generally. If 
the Greater London agreement 18 to obtain throughout all 
industries, namely, that all workers are to be guaranteed for 
all future time that wages shall increase exactlv in proportion 
to the cost of living, it is obviously a very important new 
consideration. The possible increased charge on the rates in 
the case of municipal undertakings and the higher prices for 

wer supplv will both have the same incidence, namely, in 
earing hardly on manufacturing companies, which in turn 
will be still further thrust out of the world market, with a 
resulting increase or unemployment. The question is really 
not one of increase of wages, but whether the industry should 
be tied for all time under a legal agreement when the con- 
ditions of the future are quite unknown. These are some cf 
the considerations which, we understand, are exercising. the 
minds of many supply undertakings throughout the country 
which feel that they are being involved in the Greater London 
agreement. 


Radium for Paris.—4As a result of the visit of Mme. 
Curie, the Commission of the Paris Municipal Council is to recom- 
mend the purchase of 1 gramme of radium. Costing 400,000 fr. 
before the war, it will now, it is estimated, cost 1,000,000 fr. 
(roughly, £16,600), 


Educatlonal.—Potyrecanic, REGENT STREET, W.—A 
special course of six lectures on Alternating-Current Wave 
Forms," by Mr. P. Kemp, M. I. E. E., will be held on Friday evenings, 
commencing January 14th; fee for the course 7s. 6d. For full 
particulars see our advertissment pages to-day. А 

The intimation that January lst, 1921, will be the appointed 
day for the operation of the sub-sections of the Education Aot, 
1918, providing for the abolition of the half-time system and of 
the exemption from sohocl of children under the age of 14, has, 
says 7e Times, been withdrawn. The Board of Education points 
out that at the time when the original intimation was given it 
was anticipated that the war would have terminated within the 
meaning of the Termination of the Present Wer (Definition) Aot, 
1918, before January 1st, 1921, which now appears improbable. 


CONTINUED EpUCATION.—The handicap under which our 
schemes for educational reform are placed by the lack of funds to 
carry them into effect is well illustrated by a memorandum that 
was sent to the Prime Minister by the Federation of British 
Industries early this month. The Federation pointed out that 


. воһоо1 accommodation would be required for 1,200,000 additional 


^ 


students (age group 14-16), at а coat of £24,000,000 ; 30,000 more 
teachers would bə required, costing £10,020,0)0 per annum, and 
the wage charge would be about 23.000, 000 in the first year 
(representing loss in earning capacity’. The total annual charge 
on the national resources would thus be about £15,C0),000 if 
compulsory continued education up to the age of 16 years were 
established. In subsequent years the cost would be much greater 
as the Act cam» into full operation, and students aged 16-18 were 
provided for. The Federation therefore asked for the fullest con- 
sideration of the question from the financial point of view. 


R.A.F. Electriclaus' Reunlon.— A Committee has been 
formed, with Messrs, H. Lovelock and W. L. Turpie as joint secre- 
taries, to complete arrangements for a reunion of the electrical 
section, E.R.S., R.A.F., France, which will take place in London, 
on Saturday, January 29th. All who served in this unit are 
requested to communicate with Mr. W. L. Turpie, 318, Orioxle wood 
Lane, London, N.W. 2. 


Appointments Vacant.—Cable jointer for the Leicester 
Corporation tramways and electricity department; electrical 
draughtsman (4 550) for the Electrical Engineering Department, 
City and Guilds Engineering College; shift engineer for the 
Radcliffe Urban District Council klectricity Department. See our 
advertisement pages to-day. | 


Artificial Abrasives.— The manufacture of artificial 
abrasives—silicon carbide and corundum—in the electric fur- 
nace is described by C. J. Brockbank (Journal of the Society 
of Chemical Industry, Transactions, 1920, xxxix, 4143). For 
silicon carbide or carborundum, electric furnaces of 1,000 to 
3,000 H.P. are used; the yield per unit is somewhat larger 
in the largest furnace, but the product 18 somewhat inferior 
in quality to that made in the smallest furnace. The 1,000- 
H. Pb. furnace has an inside width of 5 or 6 ft., and a length 
of 20 ft. between the heads which carry the electrodes. These 
heads are 40 in. thick. Each terminal has two electrodes of 


graphite, 10 in. in diameter and 48 in. long. A resister core 


of 1,200 pounds of graphite powder is placed between the 
electrodes; it forms а laver 36 in. wide and 10 in. deep, and 
carries the current. The charge lies below, above, and on 
both sides of this core. A typical charge, using new materials, 
contains 1,500 lb. petroleum coke, 2,520 lb. white sand, 300 lb. 
sawdust, 40 Ib. salt. The sawdust is used to make the mass 
porous, facilitate escape of the carbon monoxide formed in 
the reaction, and prevent formation of blowholes. The salt 
aids in the elimination, as chlorides, of impurities present in 
the sand and coke. The entire charge is not converted into 
carborundum; a portion merely serves as a heat-insulating 
blanket. 'This unused portion is added to the next charge, which 
has the following composition: Petroleum coke, 1,500 lb.; 
sand, 2,455 lb.; sawdust, 300 lb.; old mixture, 400 lb.; salt, 
40 lb. The furnace is run at a voltage between 85 and 160, 
usually 85 and 100, for à period of 32 to 34 hours. Each pound 
of crystalline carborundum produced requires 5 Kw.-hours of 
electrical energy. The crystalline product is removed from 
the furnace after cooling, is crushed, treated with sulphuric 
acid, and then with caustic soda to remove surface impurities, 
washed, dried, and screened. For abrasive wheels, it is mixed 
with a porcelain bond, and fired in a pottery kiln. 

In the manufacture of artificial corundum (aluminium 
oxide) a typical furnace mixture is: Calcined bauxite ore, 
1,750 lb.; coke, 100 Ib.; iron borings, 350 lb. А laver of the 
mixture 1 ft. thick is placed on the carbon hearth, a train 
of graphite powder is laid from electrode to electrode, and 
the furnace is started.. As soon as a molten path is брон, 
it carries {һе current, and more charge is added. The usua 
voltage is 100; from 4 to 5 tons of corundum are produced 
in a furnace with the expenditure of 18,000 kw.-hours of 
energy. Reduction is not carried too far, for traces (1 to 9 
per cent.) of the oxides of iron, silicon, and titanium increase 
the toughness of the product. The iron oxide and silica 
present in the charge are reduced to metal alloy, and sink to 
the bottom of the furnace. The iron borings in the charge 
are used to keep the silicon content of this alloy below 15 per 
cent., and thereby facilitate its magnetic separation from the 
crushed carborundum.—Journal of the Franklin Institute. 
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Electrically-driven Batileships.—Mr. Daniels, Secretary 
of the U.S. Navy, has authorised the publication of a statement 
according to which three new types of ships for the U.S. Navy are 
now under construction. The first type comprises the six new 
battleships authorised in 1916, which will probably be the largest 
in the world. Next come the 3,000-ft., 2,000-ton submarines, which 
will have sufficient speed and oruising radius to enable them to 
accompany the Fleet as a part of it. The last of the trio is the 
latest type of aircraft carrier, the Langley, which vessel is the 
old eleotrically-driven collier Jupiter, refitted for her new róle. 
With increased dimensions, displacement, and protection against 
vui, all the. vessels will burn oil fuel, and will be electrically 

ven. 


Sweden.— NEW CaABLES.—With reference to the note 
under this heading on page 785 of our issue of December 17th, we 
are informed that the contract, which includes loading coils and 
six intermediate repeater stations, was awarded to the International 
Western Electrio, and not to the General Electric Co., as stated. 


Service Notes,—Electrical artificers who are within 
three years of completing time for pension, or within three years 
of completing their first engagement and do not wish to re-engage, 
will not be required to requalify in the Torpedo School. Should 
such a rating, however, subsequently decide to re- engage, he will 
ba required to requalify in his rating before being allowed to do ao. 

A new Navy Order states that the provisions of the monthly 
order No. 2,945, of 1918, in so far ал they provide for one-half of 
the promotions to the rank of lieutenant or equivalent rank being 
made by selection from younger officers who have passed certain 
examinations, are not applicable to the telegraphist branch. In 
other respects, however, the provisions of the order in question 
will apply to this branch.— The Times. | 


Prevention of Railway Accidents.—Major A. Mount, 
R. E., reporting to the Ministry of Transport upon an accident at 
Preston (L. & Y. Railway) on September 25th which resulted in 
the receipt of injuries by 12 passengers, says: It is unlikely that 
the accident would have happened had track circuits existed. The 
case is а good example of the value of the protection they afford. 
The company had. . . decided to install them here as part of an 
extensive programme of this type of work on the aystem. 
Difficulty, however, in obtaining material had delayed this work, as 
it has elsewhere, The installation had been completed when the 
inquiry was held." 


— 


INSTITUTION NOTES, 


Diesel Engine Users’ Assoclatlou.— At the December meeting of 
the Association, Mr, C. О. Milton, A.M.I.E.E., electrical engineer to 
the Borough of Maidenhead, was elected President for the ensuing 
year, and Mr. Percy Still, M. I. E. E.,. M. I Pet. Tech, chief engineer to 
the Ohelsea Electricity Supply Co., Ltd., was re-elected hon. 
secretary. Messrs. Napier Prentice, M. I. E. E., and A. E. Farrow, 
A. M. I. E. E, were elected members of the general committee in 
place of the two members who retired. The members of the 
Standing Committee on Insurance were all re-elected. The hon. 
secretary made his annual statement, showing that the Association 
has further increased its membership. The Association was 
hopeful that the I.E.E. Council would give permission to allow the 
meetings to be held in its building. 
members were at a considerable distance from the centre where 
meetings were held, scattered not only throughout this country, 
but in the British Dominions and foreign oountries. The right to 
attend meetings was not considered the main advantage of member- 
ship, but the practical information circulated by the Associa- 
tion was appreciated and found helpful The hon. secretary also 
made reference to the fact that he was frequently receiving 
inquiries for suitable men for appointments as chief engineers, 
assistant engineers and superintendenta for installations having 
Diesel engine plant, or for fitters and drivers, &o.; he suggested 
that members would do well to refer to him any suitable appli- 
canta for such appointments. 


Edinburgh Electrical Soclety.— Mr. James Walker's paper on 
" Eleotricity in the Factory" was delivered to the Society on 
December 17th. Mr. Walker dealt with the lay-out and equipment 
of an А С. factory plant, and illustrated his remarks with а large 
number of lantern slides. Methods and devices for the orderly 
arrangement of motor control gear were given in some detail, and 
experiences in dealing with breakdowns were described. At the 
first meeting in the New Year, Mr. W. F. Mitchell, A.M.I.E.E. (late 
Mains Department, Edinburgh Corporation), will read a paper 
entitled Some Notes on Cables.” 


Institution of Electrical Engineers (East Midland Sub-Centre).— 
On January 4th а meeting will be held at the College, Lough- 
borough, when Colonel Newton, D.S.O., will give a lecture on The 
Experiences of a State-Controlled Engineer," illustrated by lantern 
alides. 

Birmingham Wireless Soclety.— A paper, entitled The Manu- 
facture of Thermionic Valves,” was read on December 16th, by 
Mr. E. S. B. Staines, of the Edison Swan Electric Co, Ltd., before 
the Society at the Midland Institute. The author dealt very fully 
with the subject, and at the conclusion of the paper great atten- 
tion was a by a comprehensive exhibit of valves and parts 
in various stages of manufacture, 


The great majority of the 
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. It is with interest we note that MR. JOHN AMES, , general secre- 
tary of the Industrial League and Council, has been appointed a 
member of the Commercial Panel of the Appointments Department 
of the Ministry of Labour. | | 

Мв. 0. J. JEwELL, M. I. E. E., has resigned his position as 
engineer to the Yorkshire West; Riding Eleotric Tramways Oo., Ltd., 
and has been appointed general manager to the Norwich Electric 
Tramway Oo., Ltd. commencing in his new appointment on 
January 3rd, 1921. 

CoUNCILLOR R. J. WILSON has been re-elected chairman of the 
Sunderland Corporation Electricity Committee, and COUNCILLOR 
T. SPEEDING, vice-chairman. 

Messrs. KINCAID, WALLER, MANVILLE & DAWSON, consulting 
engineers, have taken into partnership Мв, A. E. JACKSON, 
M.LE.E, and Мв. Н. G. SIMMONDS, who have been intimately 
associated with the firm as principal assistants for many years 
past. The address of the firm is now St. Stephens House, Victoria 
Embankment, 8.W. 1, the Government having reinstated them in 
their former offices, which were commandeered during the war. 

Mn. T. BiBkETT, Superintendent of Telegraphs, G.P.O., Edin- 
burgh, has retired after 46 years' service. On Friday, last week, he 
was presented with & gold watch from the controlling officers and 
staff, and Mrs. Birkett received a gold brooch. Mr. Geo. Dawkes, 
Controller of Telegraphs, made the presentation. 

Мв. A. G. BEAvER has joined the board of the Sun Electrical 
Co., Ltd, as managing director. "en. t 

SrR ADAM BECK, of Ontario, Canada, arrived in London a week 
ago on a private visit, | | 

Мв. A. E. GRocorr, of Marooni’s Wireless Telegraph Oo. (Trans- 
Oceanic Section), has been appointed chief telegraph, telephone 
and radio-telegraph engineer to the Siamese Government. 

Wills.—SiR CHAs. PETRIE, director of the Sin е Electric 
Tramways, Ltd., left £58,067. nad ~ 

SIR D. W. Owen, director of the Urban Electric Supply Co., It L, 
and the Cornwall Electric Power Co, Ltd., left £22,145. | 


— ал а CDM QUEUNT ESI 
— —U—üü3—ö | 


NEW COMPANIES REGISTERED. 


Superlamp, Ltd. (172,067).—Private compan Regi 
0 . . S- 
tered creber 16th. Capital, £1,000 in £1 shares. To 15 он the жена 
of dealers in, exporters and importers and manufacturers of electrical, gas, 
oil, and lighting goods and accessories, &c. The subscribers (each with 250 
shares) are: C. Orgel; 111, Great Eastern Street, E.C.2, clectrical accessories 
dealer ; Mrs. S. Orgel, 125, Qucens Road, N.4. The subscribers are to 
appoint the first directors. Secretary: S. Orgel. Registered office: 111, Great 
Eastern Street, E.C. 2. 


E. & C. Gates, Ltd. (172,187). — Private company. Re- 
gistered December 22nd. Capital, £3,000 in £1 shares (2,700 10 per cent.. 
cumulative preference and 300 ordinary). To take over the business of ап 
electrical engineer and electrician carried on by C. Gates as E. & C. Gates,” 
at Arcade Street, Norwich. The first directors аге: M. С. Warren (chairman), 
Swardeston, Norwich (director of Claxton & Warren, Ltd., and the Norwich 
Improved Pulling Co., Ltd.): C. Gates, 50, Mornington Road, Norwich. 
Qualification: 200 shares. Registered office: Arcade Street, Norwich. . 


British Industries Fair (Birmingham), Incorporated 
(172,127).—Registered December 20th as a company limited by guarantee, 
without share capital. The company is not formed for purpose of profit, and 
the word ''limited " is omitted írom the title by licence of the Board of 
Trade. To organise and promote the British Industries Fair, Birmingham. 
The subscribers, numbering 68 or more gentlemen (all in Birmingham and 
district), are named in the Articles of Association as first members, subject 
to their written consent being received. The management is vested in a 
Council, to be appointed by a majority of the members. Solicitor :- F. T. 
Edge, 5, Waterloo Street, Birmingham. Registered office: 96, New Street, 
Birmingham. 


OFFICIAL RETURNS OF HLECTRICAL | 
COMPANIES, | 


Oriental Telephone & Electric Co., Ltd.—Satisfaction to 
the extent of £7,900, on December 7th, 1920, of trust deed dated June 28th, 
1905, and deed of acknowledgement dated June 12th, 1907, securing £200,000 
debenture stock. . 

South Metropolitan Electric Light & Power Co., Ltd. 
(47,8/5c).—Return dated March 10th (filed December Ist, 1990). Capital, 
£500,000 in £1 shares (250,000 ordinary, 150,000 7 per cent. cumulative first 
preference, and 100,000 6 per cent. cumulative second preference), 
ordinary, 142,968 first preference, and 96,366 second preference shares taken up; 
£381,466 paid; £7,868 considered as paid. Mortgages and charges, £374,090 
paid. . | 

Henry Bisseker, Ltd.—Satisfaction to the extent of £1,000 
on September 7th, 1920, of debentures dated October 3lst, 1919, securing 
£7,700. К 
Wey Engineering Co., Ltd.—Issue on December 14th, 


1920, of £3,500 debentures, part of a series already registered. : 


Hindhead & District Electric Light Co., Ltd.—Issue on 


December 7th, 1920, of £100 debentures, part of a series already registered. 


Bolton Welding Co., Ltd.—Mortgage dated November 
30th, 1920, to secure £350, charged on 42, Howard Street, Bolton, and stables 
and outbuildings adjoining. Holder: T. Y. Ritson, 7, Wood Street, Bolton. 


County of London Electric Supply Co., Ltd.—Charge on 
certain land at Barking dated December Ist, to secure. 230,000. , Holders : 
North British & Mercantile Insurance Co., Ltd. | . 


* 
, 
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Creed & Co., Ltd. Debentures dated December 10th, 
1920, to secure 235,000 charged on certain freehold land and buildings in 
Croydon subject as to 1, 3, and 5, Addiscombe Road, to a mortgage ſor 
£3,000, and the company's undertaking and property, present and future 
FFF detur Ue F. W. Ellis and H. J. Wells 2, 
rinces eet, E.C., trustees o i inci i of 
ила, Ltd. " National Provincial and Union Bank of 


А Siemens Brothers Dynamo Works, Ltd.—Satisfaction to 
жыйар" оі ш 000, on December 14th, 1920, dated February lst, 1918, 


General Brass Fittings Co., Ltd.—Particulars of £10,000 
debentures authorised December 6th, 1930; whole amount issued; charged on 
the company's undertaking and property, present and future. 


€ITY NOTES. 


The fifty-seventh ordinary general meet- 


The India- ing of this company was held on Tues- 
Rubber, Gutta - day, December lst, at the offices, 106. 
Percha and Cannon Street. Major Leonard Darwin 
Telegraph in the chair. In proposing the adoption of 


Works Co., Ltd. the report, the chairman said, in dealing 
| | with the cash position of the company, he 
wished to point out that on the liability side of the balance 
sheet was an item which included * Loan from Bankers,” 
the appearance of which should occasion little surprise, 
notwithstanding the fact that new capital amounting to 
£315,726 68. 3d. was introduced during the year under review. 
By reason of the increased cost of labour and of nearly every 
kind of material, all business concerns now required at least 
three times the amount of liquid capital required in pre-war 
days. Such had been their experience in England, and also 
in their French factory, and the difticulty had been aggra- 
vated by most persistent and peremptory demands by the 
Inland Revenue for payment of excess profits duty. In respect 
of that tax over £400,000 had been paid by the company 
aince the beginning of the war, and of that amount £180,000 
had been paid within the last twelve months; whilst takin 
income tax also into account, the total sum paid оса 
to over half в million sterling. The board deemed it im- 
politic at the time to attempt to increase the paid-up capital 
by more than £250,000, preferring to meet further requirements 
by means of temporary loans from the bankers. Whilst thus 
indebted, and until more favourable conditions existed whereby 
they could show a more liquid state of their assets, the 
directors were convinced that the only policy which could 
be adopted was that of deferring their recommendation of a 
further distribution to the ordinary shareholders, policy they 
believed to be in the best interest of all concerned. The 
turnover at Silvertown for the year showed a slight increase 
as compared with that of the previous year, considerable 
changes having, however, taken place in the relative pro- 
duction of the different departments. Owing to the practical 
stoppage of all aeroplane tire and wheel work, and also to 
the alackness of trade in motor and cycle tires during the 
latter part of the year, the output of the tire section had 
materially diminished, both in value and quantity. As a 


set-off against this, the output of their general business had. 


gone up, with the result of & slight increase in the total 
turnover. As regarded the future, the value of orders on 
the books for general goods was approximately the same as 
last year, but the orders for motor tires were very much 
down owing to the recent slump in that market. Although 
they had been free from strikes on the part of their own 
workers, the strikes in other trades had seriously affected the 
progress of work in their factory; and they had been obliged 
to shut down the greater part of the works early in the 
financial year owing to the railway strike. A very serious 
interference with their trade was also caused by the moulders' 
strike, which not only greatly delayed the completion of the 


work being executed in their own engineering shops, but 
also cause 


long delays in the delivery of machinery and 
appliances which were on order from other firms. The cost 
of production being of such great importance, he must call 
attention to the way in which it was affected by the existing 
heavy taxation on industry. He had already pointed out 
that they were not getting from the worker such an increase 
in output per hour ав would counterbalance the effect of the 
reduction in working hours, and the efforts of the manage- 
‘ment to compensate for the consequent reduction in daily 
output, by the introduction of new machinery specially de- 
signed to increase the output per hour, had been greatly 
hindered by the want of money which, instead of being 
applied to that most necessary purpose, had had to be paid 
over to the Government for excess profits duty, income tax, 
and local taxation. The Persan works did good business 
during the year in all directions. including tires, whilst 
working under many difficulties arising chiefly from lack of 
fuel, strikes, and the general dislocation of industry. At 
their Burton works great and unavoidable delays took place 
in changing over from war to peacetime conditions; but еу 
commenced turning out new lines of goods in the early part 
of the year, and the rate of increase was encouraging. The 
foreign branches on balance showed approximately the same 
profit as last year. During the war, almost every single 
British aeroplane wheel and tire waa made by them. After 
the war the demand for those gooda fell off very greatlv, 
and they had to revert to a great extent to lines of trade 


abandoned in fgvour of war work. There they found them- 
selves at a disadvantage, because their opponents, less busy 
with war work than themselves, had been able in large 
measure to fill the place they had formerly occupied in 
those civil lines of trade. Then again, with the approval 
of the English Government, they picked up and relaid Ger- 
man cables for the French Government, who marked their 
appreciation of the work done by the award of the Legion 
of Honour to their managing director. Their steamer, when 
employed on that work, was sunk without warning by a 
German submarine. For all that they had received but bare 
thanks and no compensation whatever from the English 
Government. The chairman felt complete confidence as 
regarded the ultimate future of the company. They had 
received a few letters from shareholders pointing out the 
hardship that would be inflicted upon them by the with- 
holding of dividends. He and the board felt the deepest 
sympathy with those shareholders in their unfortunate posi- 
tion, but it was no fault of the directors. The way to face 
a position of the sort they were now confronted with was 
calmly and without panic, and that was what they intended 
to do. With that policy before them he had no dot. that 
the cash position would slowly and steadily improve. The 
report was adopted. 

The directors’ annual report states that 
the book value of the land, buildings, ma- 
chinery, &c., after taking additions into 
account and allowing for depreciation, has risen from 
£5,724,486 at December 3lst 1915, to £7,314,094 at the end of 
1919. On the other side, the reserves have increased from 
£2,064,261 to £6,669,159. The £200,000 shown as '' Reserve 
for Works Extensions in the 1915 balance sheet has been 
merged in General Reserve," bringing that account to 
£1,900,000. Interests in subsidiary and connected companies 
have risen from £5,448,734 to £17,236,516. Practically the 
whole of this large increase is due to the purchase authorised 
at the general meeting held on March 94th, 1919, of the shares 
of the Metropolitan Carriage, Wagon and Finance Co., Ltd., 
which included a controlling share in the British Westing- 
house Electrical and Manufacturing Co., Ltd., with its sub- 
sidiaries, and interests in other electrical concerns. The name 
of the British Westinghouse Company Was. changed in August, 
1919, to The Metropolitan-Vickers Electrical „ Ltd., by 
agreement with the American Westinghouse Co. The second 
and third mortgage debentures of which the outstanding 
balances at December 318, 1915, amounted together to 
£1,058,200 were reduced by annual redemptions and have been 
finally paid off. per cent. first mortgage debenture 
stock of £1,250,000 redeemable in 1937 alone remains outstand- 
ing. The amount distributed in dividends in respect of the 
four years ending December 815%, 1919, reached the figure of 
£3,967,112. After payment of these dividends, and providing 
for all Government taxation ав nearly as can be estimated to 
the end of the year 1919, and after adding £319,749 16s. 
brought forward from 1915. the amount to be carried forward 
from 1919 to the credit of the current year is £846,363 14s. 2d. 
A special note circulated with the report gives a summary of 
the work done by the company during the war. 

The Compagnie Générale Electrique 
(Nancy) reports net profits amounting to 
1,350,000 fr. for 1919-20, and a dividend 
at the rate of 8 per cent., or 40 fr. per 


Vickers, Ltd. 


French 
Companies. 


share. | | 

The Société Electricité de Paris reports net profits of 
2,543,000 fr. for 1919-20, as compared with 2,548,000 fr. in the 
preceding year. The directors recommend a dividend at the 
rate of 20 fr. per share, as in 1918-19. 

The Société de Constructions Electriques, of Lyons, reports 
gross profits and balance forward amounting to 254,000 fr., 
permitting of the payment of a dividend at the rate of 11 fr. 
per old share on capital of 1,000,000 fr., and 1.50 fr. per 
share on the new shares for 1,000,000 fr. 

The Compagnie Industrielle des Téléphones reports net 
profits and balance forward amounting to 4,119,000 fr. for 
1919-20, as contrasted with 5,005,000 fr. in the previous year. 
It is intended to pay a dividend at the rate of 35 fr. per share, 

g in 1918-19. | . 

5 The Société des Accumulateurs Electriques (late A. Dinin) 
reports that the production of batteries for various purposes 
was developed during 1919-20, particularly for telephony. rail- 
ways, wireless telegraphy., &c. | 
devoting its efforts to the manufacture of stationary batteries, 
and expects to occupy a prominent position 1n this respect both 
in the French and foreign markets. 
for depreciation, the accounts show net profits of 998.000 fr., 
permitting the payment of a dividend at the rate of 90 fr. 
gross per share, a8 compared with 36 fr. for the 18 months 
which formed the preceding financial year. . | 

The ordinary meeting of the Constructions Electriques 
Nancy) has approved the report of the management, and 
fixed the dividend at 15 per cent. It has also authorised the 
raising of the capital from 2,000,000 to 4,000.000 fr. : 

The Société des Forces Motrices de la Vienne has just 
issued 6 per cent. bonds to the amount of 10,000,000 fr. The 
Isle Jourdain dam and atation on the Vienne will shortly be 
completed, and will probably enter on working at the end 
of the year. The available power anticipated is 9,000 l. P., and 
the yearly output 95,000,000 kilowatt-hours. 
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The meeting of October 90th of The Forces Motrices du 
Haut Hhen voted a dividend of 62 fr. 50 c. per share, the 
profits realised totalling 2,110,850 fr. The report states that 
during the year the kilowatt-hours sold were 57,417,517, against 
41,119,319 in the foregoing year. 

The Compagnie Méridionale d' Eclairage et de Force is about 
to raise its capital from 500,000 to 1,000,000 fr. 

A dividend of 6 per cent. has been voted by the Société 
d' Pectricitè pour la Lumiére et la Force, after having ap- 
proved the accounts of the last working year. 

The shareholders' meeting of Le Fil Dynamo, held at Lyons 
on November 6th, passed the accounts and approved of the 
distribution of a dividend of 8 fr. per share, and of 7 fr. 375 c. 
on the founders' shares. An extraordinary meeting approved 
Of the increase of the capital to 1,000,000 fr. 

The Société Centrale d Enterprises has decided to raise its 
capital from 1,000,000 to 6,000,000 fr. 

Ihe meeting of The Appareillage Electrique Genteur, on 
November lth, approved the accounts for the year and 
voted the distribution of a dividend of 10 per cent. 

The capital of The Electrique de Vyrebugne has been raised 
to 3,000,000 fr. by the issue of 4,000 500-fr. shares. The 
management has been authorised to increase the capital by 
one or more operations to 10,000,000 fr. 

The profits of the last working year of The Compagnie 
Générale Electrique de Nancy total 1,350,543 fr., out of which 
a dividend of 8 per cent. has been declared. This important 
company has built and is building vast extensions to its 
electrical and electro-mechanical establishment, it possesses 
electro-chemical works, a factory for electric accumulators, 
and exploits the American Willard patent for batteries for 
starting and lighting motor vehicles: it has started a foundry 
to supply its own requirements of copper and brass. In ad- 
dition, it has shares in seven great companies specialising in 
diverse branches of the electric industry. 


The A.E.G. Unternehmungen A.G., of 
Berlin, whose assets consist of credits and 
shares held in the Berlin Electricity Works 
Co., report net profits of 652,000 marks for 
1919-20, as compared with 702,000 marks in the previous year. 
It 1s intended to pay a dividend at the rate of 6 per cent. on 
the share capital of 10,000,000 marks, being the same rate ав 
in 1918-19. 

The Rheinische Elektrizitats A.G., of Mannheim, after mak- 
ing provision for depreciation, reports net profits of 2,031.000 
marks for 1919-20, as compared with 1,000,000 marks in the 
preceding year. It is proposed to pay a dividend at the rate 
of 10 per cent., as against 7 per cent. in 1918-19, and to issue 
18.000.000 marks in 6 per cent. preference shares with single 
voting powers and 2,000,000 marks in 6 per cent. preference 
shares each having 20 votes. 

The directors of the Telephon Fabrik vorm. Berliner A.G., 
of Berlin, who recommend a dividend at the rate of 15 per 
cent. for 1919-20, as compared with 6 per cent. in the preced- 
ing year. propose to increase the share capital Ьу 5,000,000 to 
17,500,000 marks. At the same time, a further augmentation, 
aiming at the prevention of the majority control of the under- 
taking passing into foreign hands, of 2.500,000 marks is in con- 
templation in the form of the issue of B ” shares each carry- 
ing six votes. These shares will first participate in the profits 
after the ordinary shares have received 5 per cent.; they will 
then have 5 per cent., while the profit balance remaining will 
be divided between the two classes of shares according to their 
nominal value. 


German 
Companies. 


The report for 1919-90 of the Norsk 


Norwegian Hydro, Elektriske Kvaelstof A.S., of Notod- 
Nitrate den, states that operations at the works 
Companies. proceeded satisfactorily, and the sales of 


the company's products continued regu- 
larly. Prices steadily declined in the first half of 1919, but in 
the past year they experienced a fresh increase, particularly 
sodium nitrate and ammonium nitrate. Constructional work 
at the A.S. Tyinfaldene (Tyin Falls) was resumed in July 
after a strike extending over a year. In the case of the 
company's other interests, it is mentioned that the A.S. 
Rjukanfos, which has 290,000 H.P. now at disposal, has de- 
clared a dividend at the rate of 90 per cent. and an extra 
dividend of 13.5 per cent.; and the Norsk Transport A.S. has 
been able to distribute a rate of 15 per cent. The accounts 
of the Norsk Hvdro show a surplus of 24,855,000 kr., and it 
has been decided to pay a dividend at the rate of 15 per cent. 
for 1919-20. and carry forward the sum of 16.384.000 kr. 

The Société Norvégienne de l'Azote et de Forces Hydro 
Hyctriques, whose works are situated at Svaelgfos-Notodden, 
reports net profits of 18,826,000 kr. for 1918-19, and a dividend 
at the rate of 12 per cent., leaving 2,614,000 kr. to be carried 
forward. 


Drake & Gorham, Ltd.—The directors announce that 
pavment of the dividend of 10 per cent. per annum on the 
ordinary shares for the vear ended June 20th, 1920, which 
was postponed at the annual meeting, will be made forthwith. 


Stock Exchange Notice.—The undermentioned security 
has been ordered to be officially quoted:— 

Calgary Power Co., Ltd.—500 shares of 100 dollars each. 

Coventry Chain Co., Ltd.—Final dividend of 7 per cent., 
making 194 per cent. for the year, less tax, and bonus of 
294 per cent. on the ordinary shares, less tax. 


Urban Electric Supply Co., Ltd.—The directors have 
notifed the shareholders that the Ministry of Transport has 
decided to allow an increase on charges in all the company's 
undertakings. ‘These increased rates are, however, stated to 
be under existing conditions insufficient to give an adequate 
return on capital and afford no provision for making good the 
deficient revenues of the past few years. Unless, therefore, 
the Ministry gives а more generous recognition to the facts 
of the situation, it is probable that the whole of the com- 
pany's resources will for some time be required to meet pres- 
sing current needs. Although the position has been materially 
improved by the increased rates sanctioned, it is still far from 
satisfactory. 


South African Carbide & By-Products Co., Ltd.—The re- 
port for the year ended September 30th, 1920, states that it 
is anticipated. that the carbide factory and the power station 
will be in full working order in six months’ time. Considerable 

rogress has been made with the producer and low tempera- 
ure sections of the plant, and a portion of this plant will be 
in operation shortly after the carbide section. One of the 
directors who has recently returned from South Africa, after 
inspecting the works, 1s fully satisfied with the progress made. 

Reduction of Capital.—Julius Sax ck Co., Ltd., and reduced. 
—An order confirming the reduction of capital of the above 
company from £18,000 to £3,600 was made by Mr. Justice 
Lawrence in the High Court (Chancery Division) on Novem- 
ber 30th. 

Victoria Falls & Transvaal Power Co., Ltd.—The net 
earnings, including those of the Rand Mines Power Supply 
Co., Ltd., for the quarter ended September 30th, 19920, 
amounted to £203,436 before providing for taxation in South 
Africa and the United Kingdom. 

North Wales Power & Traction Co., Ltd.—Accounts for 
the year ended June 30th, 1990, show a balance at profit and 
los8 account of £413. 

W. & T. Avery, Ltd.—Interim dividend of 5 per cent., less 
tax, on the ordinary shares. 


Bell Telephone Co. of Canada.—Divigend of 2 per cent., 
less tax, on capital stock. | 


STOCKS AND SHARES. 


Tuesday Evening. 


FoR this much the electricity markets can be thankful to 
Nineteen Twenty—that some of the stocks and shares have 
achieved improvement. Which is more than can be said with regard 
to most of the other markets round the Stock Exchange. The year 
has been an unfortunate one for investors. Millions of pounds of 
new capital poured out in the first few weeks. There was a glut 
of new issues, Many received cordial weloome from the public. 
Surprisingly little rubbish appeared. As was natural, the ratio of 
temptation to the investor had to be increased with every week. 
The obvious result led to depreciation of existing prices ; to the 
introduction of a new standard of yield demanded from invest- 
ments; to a more exacting discrimination in the choice of 
securities. 

Money difficulties started soon after the Budget had been opened. 
In fact, from the beginning of the year, the factor of banking 
facilities has played a prominent, often a desolating, part in the 
piece. The Government has wanted money for its extravagance, 
and this has weighed upon industry. The aftermath of war 
declining trade, chaotic foreign exchanges, unemployment, and 
such like—bears heavily upon the prices of stocks and shares. 
Compenies are passing, or postponing dividends, and the appeal for 
fresh capital has to be backed by very strong security for it to 
attain even a moderate suoceas to-day. | 

This year we take the prices of the past two years, 1919 and 1920, 
for purposes of comparison. (The figures for 1918 and 1919 were 
given in our issue of January 2nd, 1920, p. 23.) Twelve months 
as o, every share in the list of electricity supply shares, Metropolitans 
alone excepted, showed falls on the year. This time, however, 
a quartette of advances stand out with t prominence, The 
City of London Company has split its £10 shares into the more 
readily-negotiable £1 denomination. Appended to the electricity 
supply list is a small group of Underground Railway issues, in 
which it will be noticed that the falls are relatively heavy :— 

Home ELECTRICITY COMPANIES, 


Dec. Dec. Rise Dec. Deo. Rise 


Stocks or Blst, With, or 81st, 28th, ore 

Shares. 1919. 1920. fall. 1919. 1920. fall, 
Brompton & Ken. 2 6 + London .. „ 1è — 
Charing Cross .. 2 89 + Metropolitan 8 — 
Chelsea .. . 8 à + 8t. James' 68 + 
City of London .. 12 South London .. 2H 2 — 


County of London p Westminster „„ 5i 4 
ee 4 „ 


Kensington 

Home RAILS. 
Cen. Ldn. Ass, Ord- 48) —15 Underground Ord. A 11 — $ 
Metropolitan “se 20 — bà "m (A) .. 6 5 / —]1/ó 


District se ee 21 154 — 64 [1] Inc. ee 81 604 —204 


In the cable market, the Eastern group increased its capital by 
the issue of new stocks and shares at par. This affo aub- 
stantial bonuses to the proprietors. Allowing for the melon- 
cutting, the quotations of the companies concerned are decidedly 
higher on the year, The new stocks stand at big premiums, 


856 


Apart from these, however, the various prices are lower. Магоопі'в 
have undergone violent fluctuations since the re-arrangement of 
the capital earlier in the year. Mexicans make a mixed showing 
amongst foreign tramway and traction descriptions :— 


Ga ir AND TELEPHONES. 


Ang.-Amer. Pref. А Indo-European . 80 —184 
Cubs Submarine Marooni 4 2 — 
E. 3 vá 16 p — "ошеа R.Plate.. 7 — 13 
B. Tel — . India & Pan. — dà 
Globe — Western Teleg... 17] 1 — 
Great Northern: — 


— TRACTION, &c. 


A. Arg., 1st Prf... | — Mex. Trams. Ist 88. 
Ba Mactan. РІ 97 = Mex. Light Com. 17 16 15 


do. Preferred. И 553 +1 do. lst. 524 eol 
The manufacturing section has fared badly this year, as half-a- 
score of examples will illustrate :— 


MANUFACTURING, 


Babcock & Wilcox 8 — -;" Elec. Construot.. nu 

Brit. Aluminium 1 Gen. Electric 

B. West. Pref. .. 2 Henleys .. 

Callenders indie: Cod А — Iu 


Cestner- Kellner. 8 


Edison's have come ae к. 23s. A to 10s. British Жа бы | 


house Preference have been changed into Metropoliten-Vickers 
Preference. Dividends on a fair number of Industrial Preference 
shares have been raised. But the labour diequietude, coming to a 
head in the coal strike, seriously impeded the wheels of trade. 
With this on the one hand, and financial stringency on the other, 
Stock Exchange prices could not hope to make a stand. Convention 
calls for optimism at the opening of a New Year, and it may be 
diffidently hoped that no one will quarrel with the expression of a 
hearty wish for a more Prosperous New Year. 


SHARE LIST OF ELEOTRIOAL COMPANIES. 


Нома ELmEOTRIOITY COMPANIES. 


Dividend Price 
TEET Deo. 98, Yield 
К 18. 1919. 1930. Rise or fall. p.o. 
Brompton Ога Ordina oe m 8 19 6 - 410 0 0 
omer Fg Een: 4 а =, Wis: 
о. 0. e өө — 
Chelsea. T? өө ee 8 4 - 6 8 0 
City of London 8 10 — 8 17 10 
do. 6 per bent. Pret... eo 6 6 17 - 617 2 
: County of London 7 8 7 — 10 18 4 
do. do. 6 per ceni. Pret, 6 6 = 710 0 
Kensington ee ee 6 1 - 906 
London Heotrio ee NII — 10 0 0 
.. do. 6 percent. Pret... 6 6 — 1018 3 
Metropolitan, е ee t. Pret, ee A A д = п 0 д 
7 cen өө — 
Bt. James’ and Pali Май... ee оо 10 12 — 9 12 0 
South London oe б 6 — 919 0 
South Metropolitan Pret. . ee өө 1 1 1 == 813 8 
Westminster Ordinary .. 8 10 42 — 10 10 6 
TELEOBAPHS AND TELEPHONES. 
Apo Tel. Pref. е ce m 6 6 15 —1 * 19 0 
Def. se ee 86,6 14 1 - à 9 19 6 
Chile N ee ee oe 8 6 = 59 1 
Qube Bub. Ord. ee ee өө 1 1 7 — *19 0 0 
Wastern Extension. өө ee 8 10 1 — i e8 15 7 
Eastern Tel. Ord. T „ 8 10 15 — *8 11 4 
Globe Tel. and T. Ord. өө m 8 10 14 = *615 7 
do. do. Pref. ee ee 6 6 — 7 1 2 
Great Northern Tel. m ee 99 99 — 1014 8 
Indo- European оо оо ө 18 10 80 = 868 
Marconi ee ЕХ oe oe 9 95 29. + — 2 
Oriental Telephone Ord. ..  .. 10 18 35, — f „5 4 0 
United R. Plate Tel. ee se 8 8 €— е6 16 4 
West India and Panama. ee МЗ Nil | — Nil 
Western Telegraph. „ 8 10 1 — 615 7 
Homs Rins, 
Central ролдор Ord: же ee { 4 3 — - - : 
Underground Hlectrio Ordin Nil ah 13 =i Nil 
n eotrio ary. - 
: do. do. ee Nil Nil 5/ == Nil 
do. do. Inoome eo 6 4 604 e 1 — 
Еовшан Trams, ёс. 
Anglo-Arg. Trams, rinin Pref. eo Nil Я 8 — 9 8.4 
do. do. 8nd Pre „ Ni N sd — Nil 
il Tractions Ni Nil 37 — 3 Nil 
British Columbia Elec. Rly. Pice. 5 5 56 - 8 6 18 4 
до. do. Preferred 6 — ea 6 3 
do. do. Def Ni -1 *6 10 10 
do . Deb. ee 4 - 710 6 
Mexico Trams5 percent. Bonds. N 88 —2 Nil 
Mexican Light типов ee ee Nil Nil 16 — Nil 
do. . eo ee Nil Nil Е — N 
do. lst Bonds .. ee Ni Nil +4 Nil 
MANUFACTURING COMPANIES. 
Panel А оох ee ee e 15 15 тир 913 
ritish Aluminium Ord. ee ee 10 10 ы 6d. il 8 6 
British Insulated Ord. өө „ 194 16 1 — { 10 18 3 
Callenders ee ee m? ee 95 15 1 = 1018 9 
IT 64 Pref. .. ее ee 64 64 = 618 8 
Castner. Kellner oe oe өө 90 17 8 Ld 618 4 
Crompton Ord. ee eo ee 10 10 16/6 — 13 3 8 
Edison-8wan ee 10 10 10/. — 4/6 — 
do. do. б per cent. Deb. è. б Б 72 — 619 0 
Electric Construction sè ee 10 10 16/6 — ll 8 6 
Gen. Elec. Pref. 2 0 oe ee 64 63 18, — 1 4 b 
do Ord ве se эө 10 10 1 — А 8 8 6 
Henley өө oe . ee oo 82 15 1 == 9 4 8 
do $ Pref.. ee oe “ee 43 43 — 7 4 0 
India Rubber.. ee ee ee 10 10 — $ — 
Met.-Viokers Pref. .. es э — 1 c 9 9 4 
Biemens Ord... ee m ee 10 10 1 — 9 8 2 
Telegraph Con. 9 39 — 66 14 8 


* Dividends paid free of Inoome Tax. 
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MARKET QUOTATIONS. 


IT should be remembered, in making use of the figures appearing 
in the following list, that in some cases the prices are only general, 
and they may vary according to quantities and other ocircumstanoes. 


Tuesday, December 28th. 


CHEMICALS, 40. 


Ine. or Deo. 


а Acid, Oxalio 200 evt ese eee per lb. 1 “seo 

а Ammoniao „„ per ton 8110 485 
: Ammonia, Marlet (large отуна 1 499 mee 
@ Bisulphide о { Carbon ose 97 эзе eee 

а Borax Баю x ск 1 220 a 
а m ее iT) e ow 
a 8 c е ll lk „per lb. i A 
a erchlorate ecc op * ocre 

2 ae f Magnesia . Per m 218 үн 
а u A 0 ee eec 
а Sulphur, Sublimed Flowers a sae 294 m 
e 89 L өөө eco oo 99 890 eos 
а Вода, Ohlorete eec өөө coe per lb. ва. “eso 
а 9; өзө eco e per 813 ese 
а аш n casks — der lb. E ese 

MET d &c. 
p Babbitt’s Metal per ton £95 to 4800 ЕА 
с Brass (rolled metal to 197 basis) per lb, 11} d. dec. 
e 99 bes (solid drawn)... ese n ез ю M4 . deo’ 
e 96 Wire, өөө ,9 17 deo. 
e Copper Tubes (solid drawn) " 1/6 dec. 
c , Bars ec per ton 2183 £7 dee. 
€ 19 Sheet eee 0 еее ° 97 2182 £1 dec. 
c 89 Rod ee ee eee 99 #8182 £1 dec. 
d ss (Mlectrolytic) Bars — i 284 £1 dec. 
d os " м ... » 6143 a 
d " н іге Водв.. T A £7 dec. 
d 50 T H.O. Wire ee per lb. ae M. deo. 
f Ebonite Rod өө өөө ° н oso 
f 99 Sheet " өөө ” 8/- Sis 
п German Silver Wire B " 8j- | 
А Gutta-percha, fine ES „ 14% to 16/- 985 
А India-rubber, Para fine й 12 у 
¢ Iron S ovens Warrants) per ton Nom. Lus 
1 „ Wire, galv. No. 8, Р.О. апа „, rm om 
E Mee = — Fe bot sito 414 8 чо 
Sg 0 sce ooe өө eoe ecc 
e Mica (in original cases) small <., per lb. 64. 16, n 
€ ^» " „ medium. " u to 5 A ui 
e н " „өө $9 MÀ. up mr 
p Phosphor Bronse, 10 1/6 to 1/11 s 
P » » rolled and rods н 9/5 to 9/6 a 
p 5 [1] rolled strip & sheet IT) 2/5 to 2/9 AE 
d Silicium Bronse Wire .. рег lb. 1/10 1d. dec. 
r е. іп bars "m өзө » = 18 ves 
n Tin, (Einglish) E per ton £196 £17 to £18 deo. 
R Wire, Nos. 1 to 16 e per lb. 4/9 о 
p White Anti- per ton 478 to 4900 ХЕ 
Quotations supplied by— 

а а. Boor & Ji & 
TOT { Bawara тш а do. 


7 F. 11 
ubber, Gutta- Percha and P. Ormiston 
Telegraph Works Со., 144, — — 
r W. F. Dennis & Со, 


Dazzle Head Lights.—The Royal Automobile Club 
announces that its representatives have evolved а test by which 
the dazzle of vehicle head-lamps can be , and the results 
obtained from different lamps compared. The testing device is 
known as the R. A. C. Standard: Disk," which, when illuminated by 
the lamps, gives information on the effeotive width of illumination 
on the road, the effective range of the lamp, and its actual dazzling 
effect on the oncoming driver or pedestrian. It is hoped the device 
will constitute a standard method of determining the value of 
anti-dazzle lamps. 


Improving Transport.—The Morning Post gives a short 
résumé of suggestions for dealing with the London traffic 
problem, made by Mr. W. Y. Lewis in a paper presented to 
the London Society. Mr. Lewis stated that ''no tinkering 
with the present systems would do any good ; the whole in- 
termiftent system must be swept away. One is tempted 
to wonder if the scrap value of the underground“ railways 
would compensate those financially interested. The report 
further states: A continuous кп dispensed with much 
of the delay and the high cost of present methods. Briefly, 
the idea proposed by the speaker, and known as the Adkins 
Lewis systein, consists in the use of small cars, each accom- 
modating four or five persons, and being operated зо as to 
come together and slow down at stations, to allow passengers 
to step on and alight. The cars would never come to a dead 
stop, and between the stations they would be accelerated and 
spaced out.” 

There is yet another idea. This is “ to erect the avatars 
about 90 ft. above the streets, or even have an installation 
over the roofs of offices and buildings. These elevated railways 
must not.be confused with the cumbersome New York and 
Liverpool undertakings.” 

Is over synonymous with upon? If it is, offices 
would soon be to let," and there would be a general back 
to the land " movement on the part of city men. 10 why 
this system should be less cumbersome ” ihe New 
York and Liverpool undertakings is difficult to comprebend. 
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GENERATING-STATION EXPEDIENTS IN WAR-TIME. ^ - 


Тнк. operation and maintenance difficulties éxperienced Ьу 
ueneraung stations stans m this country during the war fade 
into insignincance when compared with those experienced 
by the зап ot Ше Societé `` Loree Electrique ut buku. At 
tue best, ше Sociéte could not hope for аепуегу against its 
orders ш less than 18 months or во, and, as a matter ot tact, 
goods ordered in 1Ylo are still undelivered owing to the 
revolution in October, 1916. It is to be hoped that no generat- 
ing station ш this country will ever be reduced to Ше expe- 
dients employed at Баки and described by Mr. F. Scoumanne, 
director of tne S. F. E., in a recent issue of the Bulletin de 
la Société Beige des tlectriciens. These expedients are, how- 
ever, interesting ав showing what liberties cun be taken with 
large central station plant, and as examples of successtul 
makeshifts, they may be usefuf to engineers in some outposts 
of the Empire.“ | | А 
Наа Russia been spared internal strife the position of the 
Baku stations would still have been sutlicientiy difficult, for 
the Caucasus was practically isolated from the rest ot the 
world during the greater part of the war period. Until the 
end of 1916 there was fairly regular communication with 
Kussia, but the only outlet to the world beyond was Archangel 


—icebound, for half the year, and connected with Moscow by 
a single line of railway. Although engaged in war work (the 


extraction of naphtha) the. Baku stations had often to wait 
three or four months for transport permits. Apart from 
transport problems it was very difficult for such remote 
Stations to place orders for supplies, especially in view of the 
fact that much of the plant was of German manufacture. 

Comparatively small stocks of spares were held at the 
stations themselves, and there were no local sources of general 
engineering supplies, and no facilities for manufacturing them. 
Under such conditions unorthodox methods had.to be adopted 
in practically every part of the plant. 

Boilers.—'he stock of boiler tubes was naturally insuff.. 
cient to last through the war, but it was found possible te 
obtain some good tubes slightly too small in diameter and 
60 cm. too short. These tubes, 34 in. in diameter,- were 
lengthened by welding on to each end a piece cut from the 
uninjured portions of old boiler tibes; the welding was 
done by the ordinary forge process, and gave quite satis- 
factory results. | 

Ordinary cominercial glass tubing, bought by the yard, was 
used perforce instead of special gauge glasses. Breakages 
were rather more frequent, but the overall cost was lower. 

Turbines Operated without Governors.—In 1916 the governor 
‘gearing of an 8,000-kw., 1,500 R. P. M., turbine was put out of 
action. This gearing consisted of a steel ring keyed to the 
turbine .shaft and provided with a triple thread driving a 
bronze wheel on the governor shaft. When the wear in the 
gearing became so great that dangerous vibration was set 
up, the bronze wheel was built up with hard white metal, 
but the latter was worn away in 24 hours. A steel tube 
of twice the length of the worm was then threaded, and 
one-half was used as a hob to cut teeth in a cast phosphor 
bronze wheel. The new gearing thus made, ran sweetly 
at low speed, but despite repeated attempts, could not be 
made to operate satisfactorily at turbine speed. This was 
hardly surprising since even turbine builders generally obtain 
these gears from firms specialising in their manufacture. 

The only alternative to leaving the turbine out of com- 
mission was to run it without a governor, and to rely upon 
the other units in parallel to maintain speed regulation by 
synchronism. Theoretically this expedient should be satis- 
factory, provided that the steam admission were regulated so 
that the output of the defective turbine was always well below 
the total load on the generating station. This condition 
was fulfilled at Baku, the total station load being nearly 
constant at 20,000 kw. There was, however, the risk that 
the turbine would race in the event of a general shut down 
of the station, or if the defective set fell out of step; the 
runaway governor, not alwavs infallible, remained the only 
safeguard against such a mishap. The risk had to be ac- 
cepted, and, after trying the turbine without a governor at 
reduced speed, the set was fully loaded, and has operated 
satisfactorily ever since. 

Some time afterwards the same mishap occurred to the 
overnor of a similar turbine in another station 25 km. away 
rom the main station, and connected to the latter by an 
overhead 20,000-volt line. The other sets in this station sup- 
plied a different network, and had characteristics different 
from those of the damaged turbine; parallel operation was, 
therefore, impossible. The defective machine could only be 
operated in parallel with the sets in the main station, and 
this course was adopted notwithstanding the risk introduced 
by the overhead line. On the occurrence of а breakdown in 
the latter the change in sound of the defective turbine always 
warned the attendant and enabled him to control the machine 


* Perhaps also they will inspire some of these engineers 
to recount their own difficulties and solutions thereto for the 
benefit of other readers.—Eps. ELEc. Rev. - a 


- 


wheel and then a variable number of reaction. wheels. 
leaving the nozzles in front of the impulse wheel the steam. 


before the emergency governor came into action. On several 
occasions during prolonged breakdown of Ше line between 
the two stations, the isolated defective turbine .was con- 
trolled by hand for 10 or 12 hours. A E 
ror more than three years two of the most powerful of 
the four to. віх sets in service were operated without 
governors. 2. | MC 
Failure of Blades in A.E.G. Turbines.—Nearly all the tur- 
bines in these stations were by the A.E.G., and were of.a 
mixed type, there being first a two-stage Curtis a 


expanded from 12 to 1 atmos., this wheel alone developing 
about three-fourths of the total power of the turbine. Sus- 
piciqus: sounds were heard one day, and on opening the 


turbine it was found that two of the diaphragms separating 


the reaction wheels had given way under the pressure differ- 
ence to which they were subjected, and had thus fouled the 
adjoining runner wheel. These diaphragms derived no sup- 
port from the shaft which passed freely through them, and 


the accident was due to breakage of the supporting guide . 


vanes between the diaphragms and the turbine casing. It 
was found that the metal of these vanes had oxidised through- 
out its thickness, and that the supporting attachments of 
the remaining diaphragms were in practically the same state. 
The oxide was hard and brittle and looked like tarnished 
metal, but a test with a file at once revealed its true nature. 

Fragments of the broken guide vanes having destroyed the 
blading of the adjacent runner wheels there was nothing for 
it but to eliminate the damaged diaphragms and runner 
wheels, replacing the latter by rings on the shaft to secure 
the remaining wheels. Those diaphragms which were intact 
but doubtful were reinforced by steel rings. The balance of 
the rotor was then checked, and the turbine was restored to 


service. The output of the machine was reduced slightly, 


and the steam consumption was increased considerably. | 
This trouble being due to unsatisfactory composition of the 
guide vanes it was naturally experienced in other machines 
of the same make. Out of six A.E.G. turbines of from 4,000 
to 8,000-kw. rating, four have lost two or three wheels in the 
above manner. A brilliant advertisement for the makers,” 
says the author, three of the turbines having been in 
service only three or four years when the failure occurred.’’ 
Condensers.—Sea water was used as the circulating water 


in the condensers, and the number of tube failures was 


serious, probably owing to the brass used being unsuitable 
for local conditions. ‘The condensers for the four older tur- 
bines gave no trouble, but all the tubes in those for the four 
newer sets were attacked heavily. Attempts were made to 
repair the damaged tubes by cleaning them, tinning them 
all over, and then filling with solder any holes not closed by 
the tinning process. The repaired tubes were tested under 
air pressure, and when replacing them in service, that side 
which had been at the bottom was placed at the top. This 
method gave good results in the case of pinholes and narrow 
fissures, but where there were larger holes the repaired tube 
did not last long. ; 

Attempts were made {о repair the tubes by electro-deposi- 
tion of copper, the tubes being kept in rotation in the plating 
vat. Poor results were obtained, and eventually & supply of 
short tubes was obtained, and they were lengthened by solder- 
ing pieces of old tube on to them. The author thinks that 
the electrolytic process might have been made successful by 
running a low-melting-point substance into the tybes to form 
: 5 and metalising the surface of the mandrel at the 

oles. | 

Alternators.—The most interesting incident in connection 
with the alternators occurred when the insulation on one of 
the stator bars broke down, establishing an ''earth ” to the 
laminations. This breakdown occurred after 30.000 hours’ 
operation at full load, and was due merely to fatigue and 
general deterioration of the insulation. As the neutral point 
of the windings was not earthed the circuit breaker did not 
operate, and by the time the fault had been located the bar 
and the laminations had fused together and formed a solid 
block of metal around the site of the fault. With a view to 
saving time the stator was not unbuilt in the first instance. 
Instead, the damaged bar was removed, the slot was milled, 
and the block formed by fusion of the laminations was removed 
in much the same way as a dentist removes the decayed por- 
tion of a tooth. This process, owing partly to the nature of the 
tools used, formed burrs which still short-circuited the lamina- 
tions, although the block of metal had been removed. In 
order to investigate the extent to which these burrs would 
conduct eddy currents, a dummy bar of wood was inserted 
in the slot, the stator winding was left open, and the 
machine was brought up to speed. The machine was then 
excited, but before the field current had been brought up to 
full strength the dummy bar caught fire. No better demon- 
stration of the importance of eddy currents could be desired, 
and it was obvious that the stator plates would have to be 
taken apart. On doing so it. was found that the paper between 
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laminations had been Charred for a considerable distance 
around the fault, and this fact no doubt contributed to make 
the eddy currents so serious. Sixty women, working night 
and day in three shifts, took three weeks to clean and re- 
paper the laminations. Meanwhile, & considerable amount 
of repair work had to be done on the insulation of the bars 
which had become brittle and was injured extensively in 
removing the bars from the slots. 

Two 12,000-K.v.a. sets broke down in the above manner, 
and the repairs took from four to six weeks in.each case. 

Transformers.—Several transformers of from 500 to 2,000 
K. v. A., 6,000/20,000 volts, burnt out during the war. In the 
smaller units, using thin cotton covered wire, re-insulation 
was impracticable without special machines, and new cotton- 
covered wire was, therefore, substituted for the damaged wire. 
In the larger units cotton tape. was used to re-insulate the 
damaged portions, and when the supply of twilled tape was 
exhausted, pieces of long cloth were cut into strips 2 cm. 
wide and used with perfectly satisfactory results, except that 
the final appearance was not quite во neat. 

In 1916 two new transformers, 2,000 K. v. A., 6,000/20,000 
volts, were received without tanks. It was not practicable 
to build at Baku tanks with cooling pipes or fins, &c., and 
plain tanks of adequate cooling surface could not have been 
accommodated in the space available. The largest plain 
tanks which could be accommodated would not have per- 
mitted more than half the rated output to be obtained from 
the transformers. Circulation of oil through coils in water 
tanks, or of water through coils in the oil tanks, was con- 
sidered; both of these methods were already in use with 
3,000 to 10,000-k.v.4. transformers, but material could not 
be obtained to equip the new transformers in a similar way. 

The transformers were, therefore, provided with plain tanks 
of medium size, and these were placed in cemented wells in 
the ground. slightly less deep than the height of the tanks. 
Water circulation through the well was provided by а tube 
entering at the bottom and an overflow at the top of the 
opposite corner. The water level was lower than the level 
of oil in the tank by such an amount that, in the event of 
leakage, oil would flow outwards into the water, thus giving 


warning of the leak and preventing ingress of water to, 


the tank. 


Thus arranged, the transformers operated successfully for 
three years carrying full-load and even overloads without 
exceeding permissible temperatures, even when the surround- 
ing atmosphere was at 40 deg. C. (104 deg. Е.). 


THE DISTRIBUTION OF ELECTRICITY. 


DISCUSSION AT BIRMINGHAM. 


AT Birmingham, on December 15th, Mr. W. B. Woodhouse's 
paper, which was abstracted in our issue of December 3rd, was 
discussed before the SOUTH-MIDLAND CENTRE of the INsTITU- 
TION OF ELECTRICAL ENGINEERS. 

The discussion was opened by Mr. R. A. CHaTTOCE, who 
heartily endorsed the paper, but he thought that the formule 
used throughout the paper were not at all easy of application ; 
Mr. Woodhouse did not give any idea of the probable value 
of the constants that would apply in practice. Не specially 
emphasised the point Mr. Woodhouse raised in connection 
with pressures of supply; in a large distribution system, cer- 
tainly three pressures had to be adopted, and quite likely, 
four. In the Birminghain district they had the low-pressure 
that was applicable to individual consumers, then a 5,000-volt, 
E.H.T., 3-phase supply which was given to large consumers 
and to sub-stations, and was the pressure of generation; also 
there were now being installed trunk connections to outlying 
districts at a pressure of 30,000 volts. Whilst this was desir- 
able and suitable for large-capacity trunks, it was too high 
for the smaller-capacity transmission lines which might be 
required for supplying the villages and agricultural districts 
within a radius of 10 or 15 miles from Birmingham ; 30,00)- 
volt underground cables had, for mechanical reasons, to con- 
‘tain а certain size of copper conductor, which fact limited 
their minimum capacity to about 7,000 xw. Such a capacity 
was too great to lay all over a country district, and on this 
account it would probably be found advisable to adopt an 
intermediate pressure of 10.000 volts for this class of supply. 
and to confine the 30,000-volt cables to transmitting large 
supplies to well-defined centres. Mr. Chattock felt that inter- 
connection of networks could be carried too far; whilst the 
possibility of interconnection should be provided for, the 
actual connection should be broken so that the networks could 
be split up into easily handled units. Where several generat- 
ing stations were employed, it was essential that they should 
be connected together by large-capacity trunk cables. At the 
game time, it was undesirable to connect together the centres 
‘of distribution external to the stations in a permanent manner, 
‘as in case of a disturbance on the system, it was quite possible 
that the generating stations might be disconnected on the 
trunks, and that the connection on the distribution system 
might remain, with the result that the latter would become 
heavily overloaded, and the switches controlling such connec- 
tion would be called upon to handle more than they were 
probably designed to do. In order to keep the expenditure on 


switchgear throughout the network, both on consumers' pre- 
mises and in sub- stations. within a reasonable figure, smaller 
switches would have to be employed, and the power that 
could pass through them would have to be limited by react- 
ance. This control also took a certain amount of strain off 
the transmission and distribution cables. Mr. Woodhouse 
confined himself to А.С. distribution, but most large industrial 
centres were supplied with D.C., and the advantages of the 
latter, both ав regarded safety, flexibility of manipulation, and 
general steadiness of supply, were ‘well recognised. The 
speaker, therefore, reminded Mr. Woodhouse of the possibility 
that had recently been developed of supplying D.c. to outly- 
ing districts on as economical a basis as А.С. by means of 
the mercury arc rectifier. This apparatus could be installed 
at points along the line of an E. H. T. feeder, and could supply 
D.C. to L.T. distmbuting cables in the same way that a static 
transformer supplied А.С. to srmtter networks. The heavy 
cost of L.T. feeders from transformer sub-stations was thus 
done away with, and also the heavy cost of operating such 
sub-stations. This method of transformation would be ulti- 
mately applied to railway electrification. The apparatus was 
being used in Switzerland for tramway supply. and he was 
proposing to experiment with it in Birmingham on the same 
ines. . ; 

Mr. W. WILSON said that electricity supply enterprises could 
be divided into two classes. First, a district wherein a de- 
mand for electric power had grown up, which had been par- 
tially satisfied after a considerable time had elapsed, by a 
purely local scheme that managed to keep a number of years 
behind the requirements throughout the whole of its career. 
The second class was exemplified by most hydro-electric enter- 
prises. The average man with money to invest, who came 
face to face with a waterfall, or even a rapidly flowing river, 
immediately began to make plans for putting capital into a 
development project without making any rigid inquiry about 
the existence of a payable demand. When such a scheme 
was carried out, from its very nature, it was undertaken on a 
generous scale, and it was hence designed with every cnance 
of being economical. There were critics of every hydro-electric 
project, yet he had never heard of a case where such a scheme 
failed on account of too small a demand; given the demand, 
there was no doubt about the economic success of the under- 
Aaking. 

-Major A. M. TAYLOR (see correction on p. 820 of our 
December 24th issue) explained that he had until recently 
assumed that the rotatjng field of a 3-phase current did not 
induce serious eddy currents in the lead sheathing of a cable. 
He now believed, however, as a result of some experiments, 
the nature of which he was permitted to indicate, that the 
losses in the lead sheathing due to the rotating field were 
very much greater than was generally realised, and far out- 
weighed those due to hysteresis. By the methods adopted 
by electricians for measuring the losses in their cables, it was 
difficult to discriminate between those due to hysteresis and 
those due to eddy currents in the lead sheathing. The experi- 
ments to which he alluded were made at a frequency of 25 
cycles, and the principle adopted was to take two pieces of 
identical cable, but in the one case armoured and in the 
other case unarmoured, to pass identically the same current 
through them, and to compare their relative rises of tempera- 
ture over such a time that practically constant rise was 
obtained. Direct currents were first passed through the cables 
in series and the temperature rises noted. Under these con- 
ditions no eddy current or hysteresis losses could possibly 
occur; this condition represented the minimum temperature 
rise. The next experiment was to pass through the two pieces 
of cable, in series, a 3-phase current of such a value that the 
CR losses in copper were identical with those obtaining with 
the D.c. The third experiment consisted in passing a single- 
phase a.c. through the two cables, arranged to give the same 
CR losses as in the case of the p.c. This last experiment, 
compared with the previous experiments, gave a means of 
differentiating the eddy current losses in the lead sheathing 
due to the rotating field from that due simply to the pulsation 
of the eurrent. The magnetic axis of the rotating field being 
on a diameter of the cable and the rate of rotation of the 
field being controlled by the periodicity, it followed that the 
armouring of the cable formed a path for the magnetic lines 
which was normal to the direction of magnetic flux and. 
therefore, the armouring had practically no effect upon the 
strength of this rotating flux. In the case of the single-phase 
current, however, the armouring was absolutely upon the 
path of the magnetic flux, and consequently very greatly 
affected the strength of this flux. This latter explained the 
difference that would be observed between the behaviour of 
the single-phase current in the armoured cable and in the 
unarmoured cable (see Table I). The speaker added that there 
was no opportunity of hysteresis occurring in the above tests, 
which were carried out at a very low voltage. The three 
principal points deducible from the tests were: (1) That, with 
3-phase current, the total losses in the armoured and un- 
armoured cables were practically equal. (2) The losses in the 
unarmoured cable with 3-phase currents were 624 per cent. 
greater than with D.C. (3) The losses in the unarmoured 
cable with single-phase current were only 124 per cent. greater 
than with p.c. Since the result obtained in the case last 
mentioned was included in the 624 per cent. for the 3-phase 
losses, it followed that, of the 624 per cent. above given, no 
less than 50 per eent. was due to the eddy current losses as 
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caused by the rotating field, while only 128 per cent. was 
due simply to the pulsations of the field. From these results 
he submitted that 16 was readily deducible that a very great 
saving in the eddy current losses in the lead sheathing could 
be ettected by resorting to single-phase currents in the case 
of long-distance transmission, where the improvement in 
maximum voltage gradient was ellected by the use of single- 
phase cables, on the lines indicated by Messrs, Clark and 
Shanklin (in their paper before the A.I.E.E. in June, 1919); 
also that the losses with p.c. were the ideal towards which 
they should aim, and which could be reached within 123 per 
cent. by using single-phase cables. It was also to be expected 
that with a current of 50 periods the losses in the lead sheath- 
ing. with single-phase cables, would be distinctly higher than 
with 25 periods. This, if corroborated (and experiments were 
being made with this end in view) should indicate the desir- 
ability of 25 periods for extremely long-distance transmission. 
t was obviously not in the best interests of the maintenance 
of insulation of E.H.T. cables that there should be an unneces- 
sarv loss in the lead envelope amounting to 50 per cent. of 
the copper loss. Another feature deducible from the above 
tests was that the practical equality of temperature rise in 
the armoured and unarmoured cables with 3-phase currents, 
proved conclusively that the armouring had no material effect 
in this case, as in fact would be expected. It only remained 
to add that in order to emphasise the results, the current 
densities were increased to about 1,500 amps. per sq. 1n. in 
the 3-phase tests, which, however, was not in excess of that 
No E by Kelvin's law at voltages between 490,000 and 
30,000. 


TABLE I. 
Current D.C. 3-phase 1-phase 

No. of cores utilised ... TT 1 3 1 
Current per core (amps.) ... 400 230 400 
Class of cable ... ie .. d-phase, 6,600 v. do. фо. 
Temp. rise (deg. F.), armd. 23 37 38 
Temp. rise (deg. F.), unarmd. 23.7 38.5 26.7 
Rise % above b. C. (taken as 

ideal). armd. s des nil 61 65 
Rise 94, above р.с. (taken as | 

ideal), unarmd. ... e nil 62.5 12.5 


Hysteresis losses were negligible, and in the first and third 
experiments the thermometer was tried at different points 
round the cable so as to check any unequal heating. 
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DISCUSSION AT CARDIFF. 


Ат а Cardiff meeting of the WESTERN CENTRE Mr. W. В. Wood- 
house’s paper was discussed on December 6th. 

The CHAIRMAN (Mr. A. J. Newman, Bristol) noticed that 
the author mentioned that the revenue rarely exceeded a 
quarter of the capital involved; Ше could confirm this figure 
ut the present day, but in Bristol they had had to survive 
for many years past on a very much lower ratio. The author's 
system of unalysing load factors and load losses was most 
illuminating; he had no idea that there was so much in the 
subject, being content to use a planimeter. 

Mr. A. Nichols Moore asked whether it was desirable 
to have two different high-pressure (2,000 and 11,000 volts) 
mains to consumers. An excellent curve was given in which 
was shown the cost of cables laid in ground; had the author 
given another curve for one particular section of cable he 
would have given some very illuminating information. The 
author assumed the cost of overhead lipes as proportional 
to the pressure, but later he said the cost was not likely to 
increase as rapidly as the working pressure. That was mis- 
leading, because if in one case the cost was proportional to 
the working pressure, it would increase as rapidly as the 
working pressure. Apart from that the cost of overhead 
lines would varv in proportion to the working pressure. The 
author pointed out that the working costs were proportionate 
to the load factor; but something should be taken into account 
for diversity factor and stund-by charges apart from standing 
charges. In the formule it would have been of greater 
advantage had he made it clearer how the different functions 
were arrived at. 

Mr. J. W. BURR agreed that future manufacturing pro- 
sperity must depend largely on the provision of a cheap und 
reliable supply of electricity. If they were to run transmis- 
sion lines without considering the annual cost, he did not 
see how a cheap supply of electricity was possible. Trans- 
mission lines involved vast sums of money, and it must be 
borne in mind that in ‘addition heavy annual capital charges 
would also have to be met. For many years the transmission 
. lines would not be remunerative, and the only way those 
charges could be met фаз either by financial assistance 
from the Government, or by increasing the charges to the 
consumers. The most economical method of generating elec- 
tricity was not by erecting huge super-stations and distributing 
over а wide area, but bv inter-linking central stations 20 or 
30 miles apart. 'The author raised that point in connection 
with the inter-linking of mains; these mains ought not only 
to be used for supplying consumers on route, but also for 
taking a supply from waste heat. On his way down from 
Swansea he noticed many huge jets of flame plaving into 
the air. If that heat were used for the generation of elec- 


tricity it would be the source of a cheap supply. He supported 
{һе author's suggestion that they should have at least three 
pressures. In Swansea they had decided to use 200 volts for 
small consumers, 6,000 for large ones, and 30,000 for trans- 
mission purposes was being considered. | 

Mr. A. buis thought the paper came at а very opportune 
moment. ‘Ihe question of transmission wis a very important 
one; at the moment he was dealing with three schemes where 
33,000 volts had been decided upon, together with an inter- 
mediate high-pressure as well as a low-pressure system. With 
regard to the various forms of protection, his view was the 
simpler the form the better the results obtained. Some 
systems were so very sensitive as to make one feel almost 
inclined to superimpose in order that the first should not 
unnecessarily operate. Switchgear was the most serious item 


of capital expenditure in any comprehensive scheme concern- 


ing a bulk supply. 

Mr. W. NalkN referred to step-by-step development, and 
thought that three steps were necessary. As matters stood at 
present, they had taken two of these steps—extended their 
low-tension network at 440 volts, 4-wire, until it could no 
longer support itself, and the second step was the super- 
imposing on it of a 10,000-volt network. This second pressure 
had proved suitable for distribution within a 10 mile radius 
from the source of supply, i.e., for an area of about 300 
sq. miles, but the 10,000-volt network was now being so ex- 
tended and loaded that they had to consider taking the third 
step. That, so far as he understood it, was to superimpose 
on the 10,600-volt network a still higher pressure network; 
both high-pressure networks being completely interconnected 
and protected. The consumers on the third network would 
be in areas of about 300 sq. miles. The voltage for the third 
network was not yet defined. At the recent inquiry into the 
London distribution a voltage of 40,000 was mentioned, and 
120,000 had been mentioned in connection with the Severn 
scheme, but the author's statement that a cable was now 
available for a pressure of 60,000 volts gave them a good 
indication of what the third voltage was likely to be. In 
limiting their third voltage to a value which could be carried 
by a cable, they could not take advantage of the ability of 
overhead lines to carry much higher pressures, but he did 
not think they could make use of such in this country. 
The third network would be transmitting large amounts of 
power, the author mentioned a main carrying 50, 000 k. v. A., 
and for maximum economy the mains must be carried right 
into the heart of the load, which was not practicable with 
overhead mains. 

Mr. W. A. CHAMEN agreed with the general conclusions of 
the author. The chief difficulty was that of capital, and in 
laying out a distribution scheme for future development, 
who was going to find the interest on the capital? Wireless 
transmission might eventually come in. Another serious ques- 
tion was the very high pressures necessary in order to get 
an economical supply for a large area. He was appalled at 
the cost of transformers, switchgear, &c., and felt that from 
the point of view of economy high pressures would not be 
wanted. Ж І 

Major Е. Ivor Davip agreed that for the general system of 
transmission three voltages were ideal, in fact, they were the 
pioneers of the system the author had described. He did not 
agree that the cost of overhead lines increased with the pres- 
sure. Load factor on a general system was a much more 
difficult matter than that of a colliery, because in the latter 
they had means of balancing the load. During the day shift 
their average load factor was 96 and during the off shift 
about 80 per cent., due to the fact that they had to run certain 
heavy machines such as winders. When it came to load 
factor per machine installed, colliery load factor was about 
the worst one. They were naturally bound to put sub-stations 
in colliery districts, but sub-station costs should not vary 
very much over the whole country. Until the prices for 
switchgear came down extension of high-tension distribution 
in this country would be retarded. 

Mr. I. A. D. PEDLER, in а written communication, said 
with regard to the area of supply that it would be as difficult 
to attempt to determine the total amount of power to be 
provided as it was to estimate for the heating and domestic 
load of a large city, but as one would be dealing with a specific 
area, reasonably large copper sections should be allowed for 
(more particularly with underground trunk mains having 
regard to the high excavation costs). Comparatively high 
pressures should be utilised to ensure the pressure on con- 
sumers' premises being maintained within the Board of Trade 
limits when the scheme was finally completed, bearing in 
mind the abnormal pressure drop in transformers due to 
poor power factors and peak loads. He was in agreement 
with the author's remarks with regard to the step by step 
transformation in bringing up the working pressure, &c., 
provided that the period of development was reasonably long. 
If the original cables laid, or insulators installed, would be 
capable of giving good service on the highest pressure which 
would be ultimately applied, then switchgear, transformers, 
&c.. would have to be changed, involving expense which, 
added to the high cost of the original installation of under- 
ground and overhead lines, would probably condemn the trans- 
formers for a short period of development. With intercon- 
‘nected stations boosting regulators would of necessity be in- 
stalled, and, provided the pressure at the distributing centres 
and the consumers' premises could be maintained within the 
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Board of Trade limits, the proposition of feeding the distribut- 
ing centres from the interconnecting lines was а good-one, 
otherwise care should be.taken to.provide apparatus at the 
distributing centres to .deal with the regulation. problem. .. His 
experience was that the faulty apparatus period was not- yet 
over, and as long as apparatus was passed out of the factories 
without undergoing a more strict mechanical test, particularly 
with regard.to the protective portion of the gear,.by specialised 
engineers, they were still likely to experience considerable in- 
convenience either by having to put. gear. right before it went 
into .commission, or by regrettable experiences when in com- 
mission. | z zn 8 s 8 | 

. Мг. W. B. WooDHOUSE, in reply, stated that the chairman 
had raised the vital point, namely, capital expenditure. 
Although it would be very helpful from a technical. point 
of view to lay down a system to meet probable developments 
it would be hopelessly uncommercial. One could only afford 
to look a reasonable time ahead; that time was really deter- 
mined for them. .He did not think that State doles were 
going to do the slightest good. Good consumers came on. to 
the mains slowly, when it paid them, and that was the 
justification for the intermediate voltage. The use of -waste 
heat was a point he was very glad to have had raised. One 
big advantage was that one could pick up small. amounts 
of power which. would be a very economical arrangement. 
He regretted that the Government had put forward-the Severn 
scheme in such a cheap journalistic manner; it was calculated 
to make every thinking man question the soundness of. the 
scheme. Regarding protective devices, his own feeling was 
in- favour of ‘simplicity; protective devices required а great 
deal of. maintenance, and his advice was to spend money 
on improving the apparatus. When they came, however, 
to the interconnection of very large power stations they must 
have. protection, and he thought they would improve. The 
high cost of switchgear was a very serious matter, and was 
hampering development. With regard to the size of high- 
pressure cables, figures had been submitted by the makers for 
0.15 sq. in., 60,000-volt cable, with an overall diameter of 3 in. 
ever the lead. The reference to the transmission of 50,000 
Kk. V. A. by one main. was to an overhead line for. which one 
would.use a pressure higher than 60,000 volts—not more than 
90,000 K.v.4. on a main. He thought the current density fan 


out to about 800 amperes to the sq. in., the temperature rise 


was, he believed, 50 deg. C. He saw the advantage of split- 

conductor, 6-core cable, but, generally speaking, from the 
int of view of heating, а 6-core cable was wrong; he would 

have two 3-core cables in preference. | 


REVIEWS. 


Electric Welding: Its Theory, Practice, Application, and 
Economies. Ву Н. S. Marquanp. Pp. 904; 90 figs. 
London: Benn Bros., Ltd.. 1920. Price 14s. 6d. net. 


The wartime and post-war developments of electric welding, 
especially arc welding, have naturally led to a crop of papers, 
articles, and books on the subject. The one now under review, 
whilst without features of great novelty, has its value for the 
would-be welder, especially the. arc welder, because it is 
written by a man with extensive practical experience in that 
work who sets out in clear language many of the points to 
be remembered and the methods and precautions to be ob- 
served for the satisfactory execution of various kinds of work. 
The chapters which include this practical instruction are those 
from Chapter VI onwards, and one is inclined to think that 
the book would have been of higher quality as a manual of 
instruction if the greater part of the previous chapters had 
been omitted, and the later ones amplified. The object of 
writing the earlier chapters was doubtless the entirely praise- 
worthy one of introducing the practical part of the book by 
а survey of the general principles, chemical, metallurgical, 
and physical, involved in the process, and something of an 
historical sketch of the better-known methods of soldering, 
welding and similar ways of joining metals. The intention 
is good, the execution necessurily imperfect. Space forbids 
adequate treatment of so large a group of subjects. Unfor— 
tunately the faults of the execution cannot be entirely ascribed 
to the need for brevity. There are a number of statements 
which are distinctly misleading, not only from incompleteness 
or isolation. This is particularly unfortunate in a book which 
seem8 to have for its main object the instruction in an 
industrial application. of scientific facts, of those who are 
not necessarily well versed.in the general sciences which are 
to be applied. 

The first chapter purports to be an historical review of 
methods of making permanent metallic joints. It covers 
smith's welding, soldering, brazing, thermit welding, riveting, 
blow-pipe autogenous welding, and electric welding. It might 
have been made more definitely analytical with advantage. 
The description of thermit welding is strangely inaccurate. 
The result of filling the mould with thermit mixture and 
firing it there would not be satisfactory. It is not the method 
practised, 16 would not be admitted by the makers of ships, 
boilers, and other riveted structures that the strength of 
riveted work is subject to such rapid and great deterioration 


as the author suggests. The statement ів: made that the 
Egyptians, Greeks, and Romans attained considerable -skill 
ш autogenous welding. of soft metals with the blow-pipe. 
Evidence for this statement would be very interesting. It 
is not suggested that it is inaccurate. ; ds АКА; 
The second chapter studies the properties of metals. eon- 
sidered from the welding point of view. This is an exceedingly 
necessary..study for the understanding and development of 
electric. welding.. It cannot be summarised in eight octavo 
pages as here attempted, but one thinks that the attempt 
might have had a better result with a little more care. There 
is а table given of specific heats of metals, but no attempt to 
show by;an example how this property enters into the question 
of the energy. needed for welding. In fact, neither specific 
heat nor the unit-in- which the quality is measured is explained. 
The..variable heat of fusion, equally important,. is not even 
mentioned. Heat conductivity and its consequences are. very 
slightly touched on, yet these are vital. The statement is 
made that the same power or intensity of heat is required 
for welding copper of given dimensions as-for steel, despite the 
lower. melting point of copper. Power or intensity of.heat "' 
is. not an exact expression. If the author means the. same 
energy. the statement is wrong. A great deal more energy 
is needed for copper, as certain curves, &c., in other. parts of 
the book show. The equally vital subject of oxidation is 
dealt with too loosely, The author says (p. 28), it is of 
great importance that all the possible ways of neutralising 
the oxide. and cleansing the weld of its presence should be 
known to the welder. Hence we shall investigate the more 
common metallic oxides and describe their fundamental differ- 
ences." Unfortunately the author does nothing of the kind. 
Instead, there are three short paragraphs classifying metallic 
oxides in respect of (a) their weight, (b) their fusibility, rela- 
tive to those-of their parent metals, and (c) stating that some 
oxides are soluble in the molten metal. But which: oxides 
and which metals show these characters, and the scales of 
the differences, is left unsaid. The parts of this chapter dealing 
with blow holes, their causes, &c., expansion and contraction, 
and the mechanical qualities of welds are of a more: useful 
character. | N ИУ | 
There is quite a lot of information given about resistance 
welding in Chapter IV, with numerous illustrations of resist- 
ance welding machines. Also a description of the operations 
of chain making.and welding machines. The description -of 
the bending and link forming may be quite accurate, but it 
is impossible to follow intelligently in the absence of detailed 
drawings of the machine parts, and, moreover, it has nothing 
directly to do with welding. The space might have been better 
used on other things. The curves (figs. 16-20) indicating the 
power and energy required for certain resistance welding 
operations are useful, but some of them seem .incomplete. 
Fig. 18 seems to have a curve omitted, at least there is a 
scale which does not apply to those included, and the legend 
has a misprint.. The.curve does not go.to 5 sq. in. of cross 
section. It:may be mentioned that from these. curves equal 
sections of copper and iron appear to require about three 
times as much. power (KW.) for copper as for iron. How 
this compares with the vague '' power or intensity of heat 
above quoted is not certain, but it suggests wide inequality. 
It always seems ungracious to pick out the faults in a 
technical book where the author is trying to put his. own 
hard-earned experience at the service of his fellow craftsmen 
—for a quite trifling remuneration—and the present reviewer 
will not pursue this uncongenial line. {t has only been done 
so far to indicate that the book must not be taken as a short 
and straight cut to the physics of electric welding, nor as an 
exact authority on the scientific matters involved. 
There are one or two points in the more valuable part of 
the work which one cannot pass over. The Hlustrations and 
diagram of connections of welding generators are not. accom- 
panied by sufficient explanation of their action to be of much 
value. They do.not definitely state that these small steam 
or petrol sets can only supply a single welder at once, and 
why. Exactly what the author means on p. &5 by: “А 
motor-generating welding set may not be continuously rated, 
and gives far more pleasing operating conditions than a 
steam or petrol set," has made the reviewer scratch his head 
—metaphorically. Perhaps rather more has been done in the 
design of transformers for arc welding than the author has 
heard of, but he is hopeful for further improvement. 
It is rather suggested than definitely stated in the boo 
that the are welding of aluminium, copper, and some copper 
alloys is practicable, if not in common use.. More light on 
this very important subject would be welcome. | 
On p. 95, in two places and similar words the author states 
that the. flux coating of a metallic electrode can be a 
flux containing various constituents to give the desired 
characteristics to the deposited metal and to supply to the. 
welded stock the elements which ase liable to be eliminated 
by the heat of the arc. The writer has concluded after а 
great amount of research wórk that this system is the best 
for commercial welding. . . ."' | 
On p. 187 there is the following statement: ''The author 
ventures to state.emphatically that no external covering of 
the electrode, whether in the nature of a refractory liquid 
flux, or а gaseous flux-forming substance, can in any way 
influence the chemical or physical state of the weld apart 
from protecting the metals in fusion from the sarfounding 
atmospheric gases.“ 
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This direct and unmistakable contradiction may well puzzle 
the reader. nay, it may even puzzle the writer. 

The reviewer ventures to think that the first statement has 
the better support from practice. 

There are some very good suggestions on the vexed questions 
of tests of welds. Proper weight is laid on the value of 
microscopic investigation, though. no figures or descriptions 
of good and bad structure are given (there is a figure of two 
welds showing good and bad fusion, which is not the same 
thing, and they are not magnified appreciably), or of the rela- 
tion between working methods and such structures. Without 
such examples and instructions from some one, i$ will be a 
little difficult for the welder—as the author suggests—to 
examine the test piece microscopically and recognise his 
defects. 'The use of the microscope for the purpose is not a 


recognised part of the welder's education, though it would be 


all to the good if it were. | 
Tables and curves of cost and rate of cutting and welding 
are given which are of considerable value, especially table 17, 
which gives the actual cost to the customer of a number of 
jobs. illustrated in the book. Naturally they must be used 
with a good deal of discretion for arriving at the probable cost 
of even similar work. The illustrations of work actually done, 
and those showing the methods of preparing work for welding, 
with remarks as to good and less good alternatives, are among 


the most valuable features of the book. This is where the 
author draws on his experience to help his colleagues. The 


list of papers and hooks on welding which completes the text, 
and the index to the illustrations are good points which entitle 
the book to а place in the reference library of anyone in- 
terested in the subject. —H. M. S. 


A Course in Electrical Engineering. ‘Vol. I. Direct Currents. 
Ву С. L. Dawes, S.B., Assistant Professor of Electrical 
Engineering, The Harvard Engineering School. Pp, 496+. 
xiv; 411 figs. The McGraw-Hill Book Co., Inc., London 
and New York. Price 25s. net. 

This book, the author states in his preface, is intended to 
cover a prehminary course for students specialising in the 
subject and to act as a stepping-stone to the study of more 
advanced works; also to act as a suitable text book for students 


specialising in other branches of technology, and taking ele- 
mentary electrical engineering ав а subsidiary subject, and: 


for men taking industrial courses in electrical engineering, 
such: as are met with in evening classes. 

The early chapters deal with general electrical principles, 
and it is pleasing to see the prominence accorded to Kirchhoft's 
second law, a valuable weapon for solving problems con- 
cerning the current distribution in networks, and one to 
which due attention is seldom paid. The subject of electro- 
statics also receives a fair share of attention. 

A lengthy chapter is devoted to electrical measuring instru- 
ments and their uses, and in this connection too little import- 
ance seems to be attached to ammeters and voltmeters of 
the moving iron type. Their robustness and low cost, com- 
bined with an accuracy which is sufficient for many pur- 
poses, would seem to warrant a more detailed account. The 
single. example described dates from the very early days of 
direct reading instruments, and is not at all typical of modern 
designs. : 

. Matters relating to the construction and operation of con- 
tinuous current machines: are described at lencth in а very 
satisfactory manner. many important points which are often 
dealt with superficially being thoroughly investigated. The 
final chapter gives a useful, though brief. account of the 
usual arrangements for the transmission of power, and the 
work concludes with a large number of useful examples both 
of a descriptive and of a numerical nature. 

The book is essentially one for students and. as such, is 
quite one of the best we have seen. It will serve not only 
ав а manual in class and lecture rooms, but in the laboratory 
as well, special attention being paid to methods of testing 
in all branches of the subject. The book is well got up, and 
the diagrams are numerous, well drawn, and useful. 


The Rudiments of Electrical Engineering. By PHILIP Kemp, 
M.Sc. (Tech.). M.I.E.E. Pp. 255+viii; 94 figs, London: 
MacMillan & Co. Price бв. net. | 


- The. author states in his preface that his book is written 
for non-mathematical readers, and he hopes that it will 
serve to spur on those whose daily work lies in the midst of 
electrical apparatus.” | 

He starts with clearly written chapters on general: prin- 
ciples, power and energy, and magnetism.’ These should be 
readilv followed bv almost anyone, and contain quite useful 
elementary matter. "Thereafter he deals in nineteen chapters 
with subjects ranging from primary cells and bells to alternat- 
ing currents and electricity supply. The reviewer is at a 
loss to know how the space was adiudicated to the different 
chapters as alternating currents are dealt with on eleven pages 
while six are devoted to bells.. This hardlv gives a fair. idea of 
their relative importance, even to the artisan. | 
.All the descriptive chapters.are only gossipy accounts of 
apparatus, which is far more. concisely and accurately dealt 
with in almost any elementary electrical handbook. 7 


` Ld 


There is practically no: mention of such important and 
interesting subjects as electric traction or the physiological 
effects of electricity. On the other hand, the all-conquering 
kinema has а chapter to itself. | 

"The reviewer noticed only one or two very slight arithme- 
tical errors. These occurred in a table of current consump- 
tions of lamps (p. 160), which in any case would have been 
better omitted. It is entirely valueless to the reader if he 
has grasped the simple principle at all. There is a slight 
grammatical error on p. i | 

The printing and reproduction of the figures are very good. 
The figures themselves ure mostly line diagrams of little value, 
but a full page is very appropriately devoted to an illustra- 
tion of а cooking stove. ` | » 

The high qualifications and eminent position of the author 
make it certain that there is а market for this class of book. 
The reviewer, however, regrets to state that he cannot re- 
commend it to anyone. i 


THE SOUTH WALES ELECTRICITY 
mE DISTRICT. | Е 


a 


A Local. CONFERENCE. О 


А CONFERENCE was called by the Right Hon. the Lord Mayor 
of Carditf (Ald. James Taylor) on December 3rd, and was 
held at the City Hall, Cardiff, on December 21st, to consider 
the South Wales Electricity District which has been pro- 
visionally determined by the Electricity Commissioners (see 
р. 591 of our November 5th issue), and means of improving 
the existing organisation for fhe supply of electricity therein. 
The Lord Mayor formally welcomed the 130 odd delegates to 
the conference, who represented company and municipal elec- 
tricity supply undertakings, local authorities, collieries, rail- 
way and traction undertakings, and other large consumers 
and interested parties. After suggesting that Mr. W. A. 
Chamen, engineer and general manager of the South Wales 
Electrical Power Distribution Co., and chairman of the exist- 
ing South Wales and Monmouthshire Linking-up Committee, 
should be elected to the chair, he read a letter from. Mr. W. 
Gascoyne Dalziel, chairman of the South Wales Electrical 
Power Distribution Co., expressing regret at the writer’s 
inability to attend the conference owing to absence from the 
country, and setting out the principles of a co-operative scheme 
which was being successfully worked by the Treforest Elec- 
trical Consumers Co.. Ltd.. which operated the South Wales 
Electrical Power Distribution Co.’s ündertaking, under statu- 
tory authority, which he would have wished to put before 
the meeting, and which his company suggested would form 
the best nucleus of a scheme for improving the supply of 
electricity in the South Wales Electricity District. ! 

Mr. W. A. CHAMEN, who was unanimously voted to the 
chair, explained that the South Wales and Monmouthshire 
Linking-up Committee, consisting of the engineers of the 
principal statutory undertakings in the district, which came 
info existence at the instance of the Board of Trade in 
1916, had recently given considerable attention to the question 
of the proper boundaries for the South Wales Electricity 
District, and fcund no fault with the district as provisionally 
determined by the Commissioners, except that perhaps the 
two extreme eastern districts of Monmouthshire might have 
been included. though there were, perhaps, some grounds 
for their inclusion in the Lower Severn District. The primary 
factor in any scheme was finance, and, in the circumstances of 
general financial depression and consequent clouded vision 
which now obtained, it might be deemed unwise to plan 
any scheme which might be warped owing to the distorted 
conditions prevailing during its conception, and which might 
not be at all the best scheme under the conditions which 
might exist at the time it became an accomplished fact. 
He doubted if the Commissioners would have fixed April 30th, 
1991, as the last date for the receipt of representations and 
schemes if they had been issuing their notice in the circum- 
stances which existed that day, and it might be desirable to 
consider whether they should not be asked to postpone that 
date and the subsequent inquiry for a time. E 

Mr. ARTHUR ELLIS, who represented several local authorities 
within the area and, particularly, the Monmouthshire County 
Council, referred to the Act of 1919 as a Parliamentary 
measure which must be accepted as an existing fact and acted 
upon, no matter whether it met with approval or not. Не 
suggested that the present Linking-up Committee, together 
with any fresh members it might co-opt. should trv and evolve 
a scheme. The Lower Severn Scheme would be accepted 
by the Commissioners, regardless of any opposition, and в 
good deal hinged upon the electric power station. erected by 
the Government at Beachley. which was acknowledged by 
common consent to be a “ white elephant.“ He obiected on 
principle to the kind of scheme outlined in Mr. Dalziel's letter. 
because, apparently, local authorities would only be supplied 
with power if thev were shareholders in the co-operative 
scheme, and they would have no authority in the management 
of the concern. On behalf of the Monmouthshire County 
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Council, he strongly objected to the county being divided so 
that part of i$ would be in tha Lower Severn District and the 
remainder in the South Wales District. The difficulty of 
obtaining money would exist under the.co-operative scheme 
as under any joint municipal or local authority's scheme. He 
also referred to the legal difficulty about local authorities. 
investing money in companies. 

The CHAIRMAN asked what alternative could be offered in 
place of в co-operative arrangement, unless it were some 
scheme secured on the rates, which must react primarily upon 
the large industrial concerns as being the largest ratepayers. 
Mr. W. Axdus Scorr (‘Tredegar Iron & Coal Co., and Messrs. 
John Lysaght & Co.). speaking on behalf of several large 
industrial interests, said that from their point of view any 
venture for raising capital upon the security of the rates would 
be considered most objectionable. A scheme of his in York- 
&hire had increased, by linking together 192 installations of 
mining plant, the available power by 50 per cent. He would 
favour the consideration at an early date of such possibilities 
in the South Wales District. 

. The CHAIRMAN, in reply to a question, explained that the 
South Wales and Monmouthshire Linking-up Committee had 
tabulated a great deal of information. 
Company did not include the county of Carmarthen in 
its area, but the S. Wales Electricity District would go far 
beyond the limits of the power company's area. The power 
company was the largest statutory undertaking in the area, 
covering an area of over 1,000 sq. miles, having some 150 miles 
of transmission and distribution mains, and an output of 
about 56 million units per annum. It would only form the 
nucleus of a scheme, must be taken into account just 
as the Cardiff, Newport, and Swansea Corporation undertak- 
ings must be taken into account. It would not, however, be 
possible to attain in South Wales what was aimed at by the 
Commissioners without linking together all the electricity 
demands, including those supplied by private industrial under- 
takings from their own plant; universal unification of the 
whole of the generating plant and systems was the only means 
of reaching the minimum cost of production, though, unfor- 
tunately, such complete unification was not attainable in 
present circumstances. He also impressed upon the Con 
ference the fact that the aggregate capacity and output of the 
private industrial plant in the S. Wales district far outweighed 

the aggregate of all the other plant. | 
Mr. W. L. Mapcen (Merthyr Electric Traction & Lighting 
Co.) said the new Electricity Bill to be introduced in the next 
session of Parliament (see pp. 802 and 844 of our December 
94th and 3186 issues) contained definite provision authorising 
the investment of capital by local authorities. The only Lower 
Severn Scheme so far before the Commissioners would 
not be generally acceptable in South Wales. The principle 
of ultimate co-ordination must surely be assumed. | 
Sir WALTER Їїїсноглз` (Rhondda Urban District Council) 
pointed out that the Council he represented already had a 
mutual and satisfactory arrangement of reciprocal supplies (11. 
connection with its refuse destructor) with the S. Wales Power 
Co. The right note had been sounded by the chairman. А 
sudden and serious financial change had come over the 
country, and it was now necessary to '' hasten " very slowly 
indeed. The time was fast approaching when all sections 
and classes of the community must close together in unison 
to avoid threatened financial dissster. Не suggested that в 
representative committee be appointed to examine the whole 
matter and present recommendations to a future conference. 
It was accordingly unanimously resolved : ** That a committee 
be appointed to inquire fully into the whole position in the 
South Wales District under the Electricity (Supply) Act, 1919 
(and any supplementary Bills or Acts), and orders made 
thereunder, and to report, to a future conference, with recom- 
mendations if any are found feasible.” 

The CHAIRMAN read the names of the members of the Execu- 
tive Committee of the Linking-up Committee, as follows: Mr. 
J. N. Bowman (Rhondda U.D.C.), Mr. J. W. Burr (Swansea 
Oorporation), Mr. W. A. Chamen (S. Wales Power Co.), Mr. 
Н. Holliday (Rhondda Tramways Co.), Mr. A. Nichols Moore 
(Newport Corporation), Mr. C. G. Morley New (Cardiff Cor- 
poration), Mr. J. E. Stewart (Llanelly Lighting. &c., Co.), 
Mr. J. E. Teasdel (Pontypridd U.D.C.), Mr. G. H. Thomson 
(Neath R.D.C.), Mr. Lewis W. Dixon (Merthyr Electric Trac- 
tion & Lighting Co.), hon. secretary and treasurer. __ 

It was then unanimously resolved: '' That the Linking-up 
Sub-Committee, with the inclusion of Mr. Arthur Ellis, be the 
nucleus of the new South Wales Electricity District Com- 
mittee,” and: That the nucleus committee be augmented 
by the addition of the following gentlemen, the committee 
being empowered to co-opt any other person or persons whose 
services it thinks it necessary or desirable to enlist ": Sir 
Walter Nicholas, Ald. J. Moxon, Ald. Col. A. Sinclair, and 
Mr. L. Forestier Walker, M.P. (non-technical municipal repre- 
sentatives): Mr. G. T. Sibbering (railways); Sir J. Wyndham 
Benvon, Sir L. W. Llewelyn, Messrs. E. M. Hann, W. Angus 
Scott, and Beniamin Nicholas (large industrial undertakings). 

It was unanimously decided that a strong recommendation 
be made to the Commissioners to postpone for six months the 
date for receipt of objections and representations referring to 
the district and the date of the subsequent inquiry. It was 
left to the chairman of the conference (Mr. W. А. Chamen) 

to convene the first meeting of the committee, the committee 
being left to appoint its own chairman. e 


The S. Wales Power 


CHAIRMAN'S LIST. 


MR. J. Y. FLETCHER'8 
COLLECTION —(cont.), 


£ s. d. 
Electric Lamp. Manufacturers“ G. E. C. Manchester Office 2 s. d. 
Association - .. 105 0 0 Sta, per Mr. F. С. 
London Electric Wire Co. & Quance a 20 6 
Smiths, Ltd. sas 5 5 0 Thames Paper Co. 10 0 0 
Atkinson, Llewellyn B. 5 0 0 | Armstrong, M. Е. 110 
Photector Са.  ... sis 2 2 Qj Black. A. S. .. 11 0 
Me itus T . 19-9 9 Fletcher, J. Y. we . 2 2 0 
Shirretf-Hilton, C. G. A. E. 
Smith, W. O 100 0 © et ide o 
Potter, W. J. 5 5 0| MR. V. Е. HOLT'S COLLECTION. 
Savage, H. 5 0 0 Holt, Val. F 
Cowie J. R. 220 к кашк чу лт. 
pence, J. 5 5 0 МВ В \\` HUG m 
Robson, . 550 ro ah HMAN S 
Harris, A. F. 11 0 COLLECTION. 
Nalder, F. H. " ... 1 1 0|" Electrical Times . 5 5 0 
Nalder Bros. & Thompson, Hughman, К. W. is De ] 1 0 
Ltd. ca У M .. 5 5 0|Round Table Club, per Guy 
Hirst, H. ; Ji . . 105 0 0 Campbell vds T oe. 11? 0 
W. T. Henley's Telegraph Wyld, W. ss: E . 11 0 
Works Co., Ltd. .. .. 95 0 0 | Davy, A. T Р 010 6 
Weeks, m yx .. 1 1 0 | Couzens, H. W. 5 5 0 
Brooke-Hitching, Sir Themas 5 5 6 
Edgecombe, J. ... 110 MR. C. E. HUNTER'S 
Spencer, P. J. ... 11 0 COLLECTION. 
Tegetmeier, C. G. 22 0 | 
Barrett, С. A . а 9 o|Nettlelold & Sons 1 1 8 
Rawlings, W. k. . 10 0 9 | Asdell, БН... .. x» 
Crompton & Co. 5.00 10 85 C. r : 7 
Phillips, С. Н. ... .. 100 Elliott, J. W. 500 
MR. Н. BEVIS'S COLLECTION. | Caine, A. F. kd 
. Murphy, F. 11 0 
Bevis, H. —. 2 2 90 Watson, W. ... 110 
Wansbrough, E. C. 1 1 O0 |Hiatt, Dr. C. E. 10 0 
CARDIFF & DISTRICT Local. Rimmer, E G. EF 
ADVISORY COMMITTEE. Fletcher, W. H. 110 
Lewis, Herbert Е .. 1 1 0 Clark, W. B. 010 6 
Jones, S. G 11 9 
MR. F. W. FIFIELD'S Evans, H. J 220 
COLLECTION. Ambler, A. P 11 9 
Jerrim, F. n 050 elle E Ee: 
Cassels, Dr. T. 0 7 6 к ў 
Beaver, Е N FTT 0 
Chapman, W. 050 Newton, Russell C. 010 6 
Iles, H. ... 0 5 0 : | е А 
Denning, W. J 0 5 OMR. S. D. WIITE'S COLLECTION. 
Lawler, H. "- 0 5 0 | Benjamin Electric Co. . 1010 0 
Levy, Langfield G. 0 5 0 | Кіахоп Co., Ltd. се . 3 3 0 
Hill, Sidney 1 1 0 
Lake, Fred а .. 1 1 0| MR. C. WILSON'S COLLECTION. 
IR. J. Y. FL " ; Driver, J.P. oe 6 .. 11 0 
MR. J. Y; PLETCHERS | Winen JEP с 7 з $10 
$ Fairclough, T. M., & Sons, 
Hermes, L. "T .. 2 2 0 Ltd. Не ИТ xit . 550 
Walker, E. O. ees .. 2 0 0 Strong. Allen & Co., Ltd. 2 2 0 


The total amount collected (up to December 24th) in con- 
nection with the Annual Festival is £1,078 3s. 

All persons who are or have been engaged in the electrical 
trade in the United Kingdom as employers, managers, 
teachers, or on the engineering, designing, drawing, sdles or 
office staff, or in other similar capacities, are qualified to be 
members. Only those who have been members for at least 
five consecutive years are qualified to receive pensions. 

The two main advantages of membership are: (a) Provision 
for oneself in the event of distress through ill-health, or other 
misfortune; seeing that there is now more than £10,000 in- 
vested, a member (or a member's widow or dependents) 
brought to such an unfortunate position is assured of the 
ability of the Institution to give adequate assistance. (b) Help 
for others; by becoming a member one assists towards giving 
temporary financial assistance to many who either are not 
qualified for pensions, or only require some financial assist- 
ance to tide over difficulties. 

Membership carries with it voting powers, to be exercised 
when any application is made for a pension. The subscription 
of members is 10s. per annum, or such larger amount as each 
member is willing to give, and it may be paid in instalments. 
The payment of £10 in one sum constitutes the giver a Life 
Member, and of £100 a Life Governor. 

Collecting books are issued for the purpose of enabling 
collectors to obtain votes as life subscribers or, if qualified, 
to secure membership of the Institution. Any person collect- 
ing in any year honorary contributions amounting to £10 10s. 
is eligible to be a life subscriber of the Institution with one 
vote for every £10 10s. so collected, without personal payment. 

Copies of the rules of the Institution тау be obtained free 
of charge upon application at the offices of the Institution. 
and subscriptions and donations are to be paid to the secretary. 
Mr. F. B. O. Hawes, 18 and 21. Park Mansions, Vauxhall 
Park, South Lambeth Road, London, S.W. 


Commercial Travellers’ Union.—The National Union 
n? Commercial Travellers is holding a mass meeting at the Central 
Hall. Westminster, on January 8th. when the chair will be taken 
by Mr. С. В. Mason. the chairman of the Union. Among the 
speakers are to be the Right Hon. J. R. Clynes, M.P., and Miss 
Margaret Bondfield. | | 
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CORRESPONDENCE. | 


Letters received by us after 5 P.M. ON TUESDAY cannot appear until 
the following week, should forward their communi- 
cations at the earliest posnble moment, No letter oan be published 
unless we have the writer's name and address in our possession, 


A Generator Problem. 


In reply to Wireman's letter, in your issue of December 

17th, 1 presume the generator field was connected. through 
а resistance to the 480-volt circuit. If so, has he tried the 
voltage across the shunt field, while the machine was running 
separately excited? If this voltage is less than that across 
the generator terminals, the machine will run self-exciting, 
provided the field connections and direction of rotation are 
correct. 
. The probable reason for the generator refusing to build up 
is that the shunt field was not correctly connected. Your 
correspondent should, therefore, reverse the shunt leads, and 
again try running the machine self-exciting. The polarity 
of the generator is determined by the residual magnetism in 
the iron, and will not be altered by the change of connections. 
If the machine builds up voltage, it will do во with the same 
polarity as when running separately excited. 

The compound winding is for the purpose of regulating the 
voltage under varying loads. Wireman ” should satisfy 
himself that the connections are correct. When the generator 
is loaded and the series winding cut out or short-circuited, the 
voltage across the machine terminals should be less than 
when the set is sustaining the same load with the series wind- 
ing in commission. 


T. A. Robertson. 
Glasgow. | 


December th. 1920. 


І have read with interest the correspondence by Wire- 
man, under this heading, and am of the opinion that the 
generator in question is designed for separate excitation. In 
many of these small sets, both for kinematograph and electric 
welding purposes, it is customary to excite the generator 
shunt field at the motor line voltage, the connections between 
the two machines being left open ‘to enable a shunt 
regulator to be inserted. A comparison between the resist- 
ances of the shunt circuits of the machines would reveal if this 
were the case or not in the instance quoted. 

C. A. Besley. 


Cardiff. 


German Competition in the Electrical Trades. 


- Your correspondent * W. H. M." overlooks the fact that 
next to hard work on the part of the producer, it 1s quantity 
which cheapens the cost of all manufactures and so enables 
the home buyer to have cheap goods, and, at the same time, 
enables the manufacturer to compete successfully in the 
world’s markets. | p ds 
Without a secured home market, free from dumped goods, 
no manufacturer can successfully lay himself out for this 
quantity production. | 

We wonder if W. H. M., when he meets the daily pro- 
: cessions of the unemployed, tells them not to '' whine,” but 
to thank Heaven that the German goods in the shops they 
pass in their weary march are helping Germany to pay her 
war debts. But is '" W. H. M." so simple as to think that 
the wily Hun really intends to pay. his war debts, whether 
we trade with him or not? We have had several offers of 
‘German electrical machinery, but we would not touch them 
with the end of a barge pole, and. we should like to thank 
you, if we may, for your splendid '' Leader.” 

One of our latest callers was an international Jew repre- 
sentative of a German firm of motor manufacturers, his card 
bearing an address at Rotterdam. The real address of the 
firm is in Rhenish Prussia, and we believe they had no office 
in Rotterdam before the war. . 

E. P. Allam & Co. 


London. (E. P. ALLAM): 
December Ath, 1920. | 


An Engineers' Club for London. 


I once had an experience in connection with the formation 
of & club in the Far East which may not be without interest 
in this case. The premises for this club existed; a special 
committee appointed to go into the question reported unani- 
mously in favour of a club, but nevertheless agreed that they 
could find no way of guaranteeing its financial success, and 
therefore were unable to recommend that the matter be 
proceeded with, as a sufficient number of guarantors did not 
appear to be forthcoming. The idea would, therefore, have 
lapsed, but a counter suggestion was made of placing the 
premises at the disposal of one of the leading caterers in the 
town at & nominal rental, and allowing him to charge at 
schedule rates for meals, refreshments, &c. The catering firm 
undertook to do this, and accepted entire financial responsi- 
bilitv, they themselves also undertaking to complete the fur- 


nishing of the premises, supply periodicals, and give Ње 


usual facilities. 


- imposition favourable only to a 


The club was an immediate and unqualified success, both 
financially and otherwise, being run economically on first-class 
lines as a business proposition, without the committee or the 
members incurring any financial responsibility. А point. of 
importance was that the club subscription was very small 
indeed, in fact merely nominal, in order that it might be used 
very freely, but it should be stated that the membership 
was confined to certain qualified persons who, because of 
their interests, desired to meet socially in a club. 


Ernest T. Williams. 
London. — xg 


December Brd, 1920. 


The Cost of Living in India. 


With reference to a letter in your issue of November 65th, 
from ‘‘ M. I. E. E., making inquiries as to the cost of living 
in India, I should be always glad to give members of the 
I.E.E. all the information in my power on this subject, if 
they will communicate with me. I should always be pleased 
to give advice of any kind to any members proceeding to 


1а. 
C. C. Т. Eastgate, 
| | Hon. Sec. I. E. E. for India. 
Electrical Engineer's Office, Lahore. 
December 4th, 1920. 


[ We are greatly indebted to Mr. Eastgate for this offer, and 
оса thanks to him on behalf of our readers.—Eps. ELEC. 
EV. 


| Shop Displays. 

The letters appearing in your '' Correspondence " columns 
under Shop Displays, and written by The Retailer and 
Injured, must be interesting to a degree to hundreds of 
electrical contractors throughout the country. 

I likewise would welcome a real Union of Contractors, being 
convinced from experience of the absolute uselessness of the 
Е.С.А. as at present constituted. Their various committees 
all consist of the same men who do little or nothing to remedy 
the all too numerous evils complained of by Retailer and 
'" Injured." It is in fact a non-representative body compar- 
able but considerably inferior to the House of Lords. 

I have been а member of the three Associations known as 
the National Federated Electrical Association, of which E.C.A. 
is а component jue and have given it what I consider a 
very fair trial, and up to a certain period attended almost every 
meeting to which I was called, and further taken some trouble 
to raise my voice and bring to the notice of this body not 
alone the matters referred to by your two writers but matters 
even more vital to the interests of the contractor, but have 
met with utter failure to impress them with the importance 
of matters. 

In one particular instance did they excel in muddling, viz., 
the rights of electricity suppliers to charge for service mains, 
and in consequence of this my firm were hopelessly misled, to- 
gether with numerous clients. A so-called subsidy scheme is 
put into force which the rank and file of the members, I 
venture to suggest, never understood, and to my mind is an 
ssible minority. 

In conclusion, I should be willing to assist The Retailer 
and possibly ‘‘ Injured " to call a me ng to fully discuss 
matters in general, and 1 am confident if it be properly adver- 
tised a large hall will be necessary to accommodate: those 
interésted. | i 

I should add that I resigned from N.B.C.T.A. about two 
months ago, and my resignation has been accepted. 

May a real Union of Contractors be the result of our efforts 
united in all its undertakings, and in the words of our 
Prince, '' pull together," which is quite impossible with the 


present organisation. | | | 
For and on behalf of | 
Watson, Marsh & Co. (Hampstead), Ltd. 
M. Conex, Managing Director. 
London. 


December 23rd, 1920. 


L entirely agree with the letter of Mr. Marshall Carr in your 
issue of December 24th, as to the necessary action of the 
Electrical Contractors' Association, but when he assumes 
that that action is not already taking place. and says that 
it now remains for the E.C.A. to justify its existence or leave 
it to him and his friends to start а new organisation, it be- 
comes very evident that he is almost in entire ignorance as 
to the activities of the E.C.A. and its trade association, 
N.E.C.T.A., Ltd. Mr. Carr enumerates four chief points. 
Taking these seriatim, the replies are as follows :— 
1. Registration of Electrical Contractors.—A very strong 
move was made by the E.C.A. in this direction immediately on 
the conclusion of war, in addition to a preliminary move 
during 1917. In 1919, the Board of Trade received a deputa- 
tion on the matter, and expressed full sympathy, but re- 
gretted that registration was at that time not possible. Further 
action in the matter is already being vigorously developed by 
the E.O.A. 

9. Negotiations with Manufacturers апа Wholesale Houses. 
—These have been in progress for years. Agreements in cer- 
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tain instances are already in existence, and others are still 
under negotiation... Other very effective action is fully de- 
scribed in the Editorial of the Electrical Contractor for Decem- 
ber, 1920 (price 2d.). 

3. Appeal to Users to dea бй with Registered Contractors. 
—It will be obvious that this must wait until contractors are 
registered. PP 

‚ 4. The Association to combine in making a Dead Set against 
Firms offering Trade Terms to all and sundry.—Mr. Carr will 
tind this combination already exists in N.E.C.T.A., Ltd.. and 
that very great progress has been and is being made. 

It appears, therefore, that the Association which Mr. Carr 
desires, and the action ‘which he considers such an association 
should take, ure already in existence, and all that remains is 
for him and others like him to become acquainted with its 
work, take up membership, and give all the assistance they 


сап, H. d. Cash, : А 
Past President K. C. A. and N. E. C. T. A., Ltd. 
Westminster. | 


[5 December wth, 1920. 


8 * n" i a? 


— — 


A Curious Phenomenon. 


16. seems likely: from Mr. Hassall's letter that the gas 
burners are sensitive to certain sounds, especially high notes, 
the flame shortening and becoming more noisy when such 
sounds occur in the neighbourhood. If this is the cause, 
probably a bunch of keys shaken near the burners will produce 
the same effect. . Altering the air supply to the burners may 
perhaps reduce it, but some burners are quite incurable. I. 
once had a small laboratory burner which could not be used, 
because the flame invariably went quietly out if any high note 
happened to be коша їп | the room. 

T. H. Muras. 


< 


1 


London. 


I should be interested ia know whether your correspondent 
has actually tested the gas pressure referred to, and also 
would advise him to wedge the hammers of the bells in 
question, and then note whether there is an increase in дав 
pressure. I think he will find that the above phenomenon 
is due to sound waves, and not to any electrical conditions. 
I shall be interested to know the result. 

E. Rothwell. 


Rochdale. 
December 17th, 1920. 


Information Wanted. 


Can you or any of your readers recommend me some text- 
book or technical articles dealing with the design of con- 
tactors for motor starting for А.С. and D.C. service? 

Electricus. 


NEW PATENTS APPLIED FOR, 
(NOT YET PUBLISHED.) 


led expressly for this journal by Mzssms. Serton-Jonas, O'DeLL AND 
TEPHENS, Chartered Patent Agents, 285, High Holborn, Бон. W. C. 1. 


35,019. Electric fuse-boards." R. W. Bill. December 13th. 

35,026. Electric ceiling-rose.“ S. E. Foster and T. Grocott. December 
13th. | 

35,036. Electrical connectors." W. J. Davis. December 13th, 

35,047. Automatic electric switch." C. Donovan. December 13th. 


a Apparatus for measuring temperature of windings in clectrical 
m: ichines, &c." Akt. Ges. Brown, Boveri et Cie. December 13th. (Switzer- 
land, December 12th, 1919.) 


35,084. "' Electric-lamp sockets and switch devices.“ A. J. H. Gurney. 
December 13th. | 
35,086. Dynamo-electric machines." W. B. Savers. December 13th. 


35,109/10.—'* Electric signalling-lamps." D. T. Tritsch. December 14th. 


35,111. '' Electric heaters." H. B. Butler and C. Joyner & Co. Decem- 
ber 14th. ` : 

35,164. '' Sound amplifiers." W. Lyons and J. M. Masterson. Decem- 
ber 14th. Ц 5 

35,175. *'' Safety fuses for electric circuits." E. Antinoro. December IAth. 

35,188. Electric winch.” J. Boost et Fils Soc. Anon. December 14th. 
(Switzerland, March Ist, 1919.) 

35,192. '' Control of high-frequency electrical oscillations." C. F. Elwell 
and J. Mamlok. December 14th. 

35,195. * Electrical motor starting systems." Metropolitan-Vickers Elec- 
trical Co. December 14h. (U.S., June 3rd.) ‚ 

35,199. *' Electric, geysers.” C. F. Peters. December 14th. (Germany, 
May 7th.) 

5.213. Means for jointing submarine electric cables.“ W. T. Henley's 

Tele 2 Works Со. and E. Е. 1 December 14th. 

35,225. “ Thermionic valves.’ . F. Sykes. December 14th. 

35:03. * Liquid, &., buda controllers and/or starters for electric 
motors." A. West and A. West & Co. December Loth. ` 

35.308. Process for feeding electrice traction lines supplied with direct 
current." E. Sorelli. December Lith. (Italy, December loth, 1919.) 

35.316. ‘ Telephone exchange systems." Western Electric, Co. (Western 
Electric Со). December 5th. | | 

35.319. '' Manufacture oí electrodes of large cross-section." - Ges. für 
Teerverwertung. December Lith. (Germany, November 27th, 1919.) 

35.323. '' Spark plugs." Champion Ignition Co. December lath. (U.S., 
March 8th.) 

35,324. '' Spark-plug electrode." Champion Ignition Co. December loth. 


(U.S., August l4th.) 
35,329. " Driving mechanism for hand-operated magneto generators.” E. 
A. Angold and А. H. Railinu. December 15th. 


35.336. Wireless transmitting stations." H. J. Round. December loth. 

35.337. *“ Aeriaf systems for wireless telegraphy and telephony." . C. S. 
Franklin. December loth. Р 

35.338. Duplex telegraphy and telephony." Soc Francaise Radio-Elec- 
trique. December 15th. (France, anan 16th.) 

35,340. '' Electric coupling devices E. Smith. December 15th. 


35,352. ''Cord.grips for electrical apparatus.” А. Kirk and R. С. 
Milliken. December 15th. 
35,360. “ Galvanic battery containers.” Sir C. S. Forbes & Lyto, Ltd. 


December 15th. 
35,364. Long-distance 


transmission," A. M. Taylor. December 16th. 
35,378. 


Dynamos for motor cycles, &c." E. Hallowell. December 16th. 
35.380. '' Arrangements for indicating position of apparatus or conditions 

of circuits at a distance.“ Automatic Telephone Manufacturing Co., J. 

Beard, Electrical үз: MES. Ltd., and A. E. Hudd. December 16th. 


А 35,391. “ Electric heaters.” H. B. Butler and C. Joyner & Co. December 
Gth. 

35,392. * Electric heaters." E. W. N. May and May & Padmore. Decem- 
ber 16th. 

35,400. Spherical spark-plugs." Е. C. Kahn. December 16th. 


35.408. Thermionic tubes or valves.” A. A. C. Swinton. December 16th. 

35.418, '' Electric meters." Fabriques des Montres Zenith Successuer de 
G. Favre-Jacot et Cie. December 16th. (Switzerland, August Sh, 1915.) 

35,420. ''Plug and socket connections for electric cables." J. Mirrey and 
A. Reyrolle & Co. December 16th. 

35,424. ** Signalling devices." W. Jepson. December 16th. 

35,435. Electric accumulators. H. Leitner. December 16th. 

35,438. “Safety controlling gear for electrically-propetled vehicles.” R. 
Garrett & Sons and A. J. Serve. December 16th. 


35,445. “ Electrically-wound clock." E. E. Graig. December 16th. 
35,446. “ Electric burglar and fire alarms." E. H. Bock. December 16th, 
35,458. 


L. Fontana, 


T. E. 


“ Electric Pu age, railway station, &c., indicators." 
V. Fontana, and E. Pietro : December 16th. 

35,464. '' Thermionic valves for wireless telegraphy and telephony.” 
Goldup, B. Hodgson and L. G. Preston. December 16th 


35.469. “ Supporting currents of different frequencies upon existing alter- 
nating-current systems." A. M. Taylor. December 17th. 
3.486. Machines for popping barley by electrical methods." А, Crossley, 


N 17th. 


35.498. Electric lamps." C. Е. P. Gabriel. December 17th. 
35,510. Insulation of electric cables.“ C. J. Beaver and E. A. Claremont. 


December 17th. : ff 


PUBLISHED SPECIFICATIONS. 


The numbers in parentheses are those under which the spesificatione will be 
printed and abridged, and all subsequent one: will be taken. 


- 1916. 

2,639. '' Methods of and means for amplifying electrical variations.” 
British Thomson-Houston Co. (General Electric Co.]. February 2nd, 1916. 
(154,232.) 

| 1919. 

13,338. '' Radio-signalling systems.“ British Thomson-Houston Co. (General 
Electric Co.). May 27th, 1919. (154, 247.) 

16.125. Methods of and apparatus for manufacturing electric incandes- 
cent lamps. British Thomson- Houston Co. (General Electric Co.). June 26th, 
1919. (154,258.) 


18.411. Dynamo-electric machine " T. L, R. Cooper. 
(Cognate application 20,544 /19.) (154.271.) 
20,193. Motor, particularly applicable to railway signalling." Automatic 


July 24th, 1919. 


Telephone Manufacturing Co. and А. E. Hudd. August 16th, 1919. (Cognate 
application 30,314/19.) (154,286.) 
20,279. Dynamo-electric machinery." Lo Thermo Patents, Ltd., and J. 


W. Burleigh. August 18th, 1919. (154,290.) 
20,426. '' Direction communicating systems a guns, searchlights, range- 
finders, torpedo tubes, and other abbr G. M. Newbury and Evershed 


& Vignoles. August 19th, 1919. 293.) 

20.478. Device for securing electric cables and the like to walls and 
other supports." G. H. Scholes and E. A. Claremont. August 90th, 1919. 
(154,295.) 

20,518. Electric furnace for the continuous heating of rivets.” A. Imbery. 
August 21st, 1919.  (154,300.) ` 

20.548. Electric signalling systems, especially applicable to combined tele- 


graph and telephone systems." 
August 21st, 1919. (154,903.) 
20,612. Memorandum devices for use in connection with 
other purposes." J. M. Hattersley. August 22nd, 1919. (154,312.) 
20,628. '' Telegraph printing systems." Automatic Telephone Manufactur- 
ing Co., H. H. Harrison, and S. R. Smith. August Aud. 1919. (Cognate 
ap lication 25,309/19.) (154, 318.) 


Western Electric Co. (Western Electric Со.). 


telephones and 


859. '' Hooks for electro-plating." О. Roedel. September 4th, 1918. 
(132,244.) 
21.34. Electric storage batteries." E. R. Royston (Federal Storage Bat- 
tery Co.). August 3oth, 1919. (154, 348 
21.48. Method and apparatus for detecting distant ships whereon dynamo- 


electric machinery or the like is running. 
Doughty-Wylie. September Ist, 1919. (154,347 

21,497. '' Method of varying the electric current. passing through electro- 
magnets or solenoids in automatic musical instruments or players causing 
different degrees of loudness in the note played." Н. R. Kidner. September 
Упа, 1919. (154,348.) 

21,783. ''Push-butiton. controls of electric motor-starters. 
Co. and A. Н. Mackley. September 4th, 1919, (154,360.) 


79 C. A. Craufurd and L. O. 


lgranic Electric 


22,039. Thermionic devices.“ J. Scott-Taggart. September 8th, 1919. 
(154,364.) 

23,118. '' Electric condensers." F. G. Goldstone and S. Brydon. Septem- 
ber 19th, 1919. (154. 386.) s 

23,586. “ Electric. fuses.” F. A. Ross. September 25th, 1919. (Patent of 
addition not granted.) (154,390.) 

28.006. Electrically-operated “diaphragm horns. W. P. Thompson 


(L. Chollet). November 12th, 1919. (153,432.) 


29.414. Electric furnaces.” A. M. Erichsen. November 25th, 1919. 
(154,444.) . 

30,494. '' Thermo-electric couples." C. E. Foster. December Sth, 1919. 
(154,454.) 

32,853. “ Method for electrolvsing a salition of nickel salt." C. Heberlein. 
August 8th, 1919. (Divided application on 141,766.) 484.471.) 

1920. 

3.000. Telephonic transmission by high-frequency currents.“ I.. N. 
Brillouin. January 31st, 1919. (138. 610.) | 

4.991. Magneto-clectric machines.“ G M. Turner. February 19th, 1920. 
(154.392 .) 

6.445. Means in connection with carburettors for electrically heating the 


induction charge for internal-combustion engines. R. Н. Ames. March 3rd, 


1920. (154,499.) 


7,503. * Electric controlling. switches." P. H. Pudumjee. March 12th, 
1920. (154,503.) 

12.146. Electric valves or safety devices for the discharge of excess poten- 
tials.” G. Giles. May Ist, 1920. (154,209.) 

14,504. '' Short-circuit terminals for the magneto-ignition apparatus of 


1319. (143,910.) 
J. Stone. & Co. 


internal-combustion engines.“ Scintilla. May 28th, 
16,457. '' Brush-gear for dvnamo-clectric machines.’ 
ruary 16th, 1917. (145,429.) 


Feb- 


17.132. “ Electric current interrupters.” С. E. Bennett. June 24th, 1919. 
(146,279) у 
18,018. Electrical «witch operated by a current of air.“ F. Krupp Akt. 


Ges. December 27th, 1918. (145,720.) 
18.726. Means for connecting together sets of electrical conductors." Н. 
A. Whitehead and J. M. Whitefield. July Sth, 1920. (154,518.) 
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LITHOLITE 
INSULATORS, Ltd. 


B5 —57, Hackney Grovo, London, E. 8. 
Phone and Telegrams: Dalston, £92, London. 


FIREPROOF ANO OTHER GRADES 
EsTAMLIMHED NEARLY 20 Yrans 


Birkby's “ELO” 


For all parposes for which moulded in- 
sulatión is required specify “ELO” 
which is water, oil and fireproof, 

„„ „„ „„ „„ „„ „„ „„ „„ „„ Ф 6 6 6 6 


FLEMING. BIRKBY & GOODALL, LTD. 
LIVERSEDGE, YORKSHIRE, 


WRIGHT шты? 
z.c sma — MOTORS. 


WRIGHT MOTORS, Ltd., HALIFAX. 
EVERY DESCRIPTION OF 
SMALL TURNED PARTS and CASTINGS 


for ELECTRICAL ENGINEERS, 
А. MORTON, 
6, Tenby Street North, Birmingham. 


BROOK 


ЭМЕ, TWO and THREE-PHASE 


MOTORS. 
See Sup. 46. 


SWITCHGEAR 
ERNEST F. MOY, LTD., 


Manufacturing Electrical Engineers and 
overnment Contractors, 


(@REENLAND PLACE, CAMDEN TOWN, LONDON 


MICA & MICANITE 
TAYLOR & PETTERS, LTD., 


| 40, Hatton Garden, London, E.C. 1. 


Phone: 
4575 Central. See Page ii. 


MOTORS. * DYNAMOS. 
VICTORIA DYNAMO & MOTOR Go.. 


CRAVEN HOUSE, 


Kingsway, London, W.C. 2. 
"Phone: Gerrard 1245. 


SGHURTON & 
e»t and PoLye*" 


e MOTORS. 


Ў. HARDING CHURTON è CO., LTO., 
Atias Works, Water Lane, LEEDS. 


SKATOSKALO 
BOILER SCALING TOOLS. 


Sole Maker ; 


FRANK GILMAN, 
ә. Westfield Road. BIRMINGHAM 


Bee Advertisement this week, page xli. 


“EMPIRE” 
AUTOMATIC CONTROL 


FOR 
Pumps, Compressors, Machine Tools, 


ELECTRIC CONTROL. LIMITED, GLASGOW. 


WESTERN-ELECTRIC 


COMPANY, LIMITED, 


Norfolk House, Victoria Embankment, W.C. f 
Works: NORTH WOOLWICH, LONDON Е 


TELEPHONES & CABLES 


Bee Advertisement last week, p. vi. 


CONNOLLY'S (BLACKLEY), Lo. 


for 
WIRES AND CABLES, 


See Advertisement this week, p, iil. 


WHITE 
Electrical Instrument Co., Cid. 


2, 4 & 6, GLOUCESTER ST., 
CLERKENWELL, LONDON, В.С. 1. 


Phone: 
City, 8660 


ELECTRIC MOTORS. 


One, Two and Three-Phase. 


va ; 
Voltograph, London. 


BRITTAIN'S ELECTRIC MOTOR Co. 
(Late Langdon-Davies Electric Motor Co.), 
110, Cannon Street, London, E.C. 4. 


INSULATING 
-- BEADS - - 


Immediate Delivery. 


HOLDER-HARRIDEN LTD; 47 K. 


London, E.C 


Advertisement Index, see page xl. 


Two Marks and= 
a double guarantee. 


See page xi. 


—— — 
Better than Rubber, Leather and Gutta-Percha. 


DERMATINE CO., Ltd. 
Neate St.. London. S. E. 5 


SHUNT REGULATORS. : 
MOTOR STARTERS and all classes of Resistance Werk. 


REPAIRS «> Motor STARTERS. 


THE SOLENOID REGULATOR CO., 


HIGHGATE SQUARE, CAMP HILL, 
rr M Q — 


MAVOR & COULSON, Ltd., 


GLASGOW. 


— — 


MOTORS, DYNAMOS, 
SWITCHGEAR. 


ELECTRIC MOTOR 


REPAIRS. z ND. 
S 


H. DUNN & SON, 


Newington Causeway, 
LONDON. 8. E. 1 


Tel.: Hor. 1167, 


RAYNER & HEALD, LTD., 


DUKE STREET, DERBY. 


TWO & THREE-PHASE 
Bee page xxxix. MOTORS only. 
UNITED ELECTRI 


FU LLER' WORKS, LIMITED, 


MANUFACTURERS OF 
ACCUMULATORS BATTERIES 
WIRES & CABLES CARBONS, &c. 


WORKS; d HEATH, ESSEX, 


eral Sales Offices 
IDDESLEIGH HOUSE, Caxton 81, Westminster. 
Grams Blocbat, Vic, London, ‘Phone: Victoria 6863$. 


INGLEBY & CO., 


ELLAND ROAD, LTD. 
MOTORS LEEDS. 
FOR DIRECT AND 
ALTERNATING CURRENT 
Delivery from Stock up to 50 H.P. 


Е 
— — 
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/ ENGLISH 
EDISWAN 
EVERYTHING 
ELECTRICAL 


The heuse of Ediswan is 


7 the best equipped to deal " mil 15 
with all enquiries for 7 III | 
Everything M are pictured two “Premier” 
| Electrical Wet Air Filters at Messrs. „The Dunlop 
Rubber Co.’s Works а irmingham. 
ENTIRELY BRITISH. Together they ACA OADRURY of 36,900 
if YOU are In the market for à 


Wet or Dry Air Filters- open 
type of the latter we illustrate 
beneath — let us hear from 
you. We will guarantee the 
results from any Filter we 
supply. 


THE PREMIER COOLER 


The Edison Swan Electric Co., Ltd. | & ENGINEERING Co., Ltd. 


Station Works, Shalford, 
PONDERS END. MIDDLESEX. Nr. Guildford, Surrey. 


"inci 'Grams: ‘‘ Precooler,” Shalford.”’ 
London and Proyincial Depots. | POET RUN 27 


МІСА:МІСАМІТЕ: 


INSULATORS FOR EVERY DESCRIPTION oF ELECTRICAL WORK. 


PHONE 4575 CENTRAL. 
TELEGRAM8—" MICAYLOR, LONDON." 


TAYLORA PETTERS, L”- 


40, HATTON GAR one 


Contractors for Air Board, War Office and Admiralty Requirements. 5 LONDON, E.C. 4 
CUTTING AND GAUGING OUR SPECIALITY. (The Oldest Established Mica House In the country. ) 
\_ ; BEST QUALITY MICA ONLY. AND ALL BRITISH. 


HADDEN’S ELECTRIC LIGHT & GAS FITTINGS 
AND ART METAL WORK. . 

"THE designing of Electric Light and Gas Fittings has 

become a fine art, to attain real distinction in which 

requires not. only authoritative knowledge but good taste 

and wide experience. ; = 

We have a staff of master specialists and highly-skilled artist- 

craftsmen who possess unique facilities for carrying out work 

of this character. Original and various Period Designs are a 

speciality, and a large variety of stock models invite inspection. 


© Bmuquiries or a visit to our Showrooms places you under no obligation. Ө 


J. HADDEN & CO., LTD., 


Eleetric Light & Gas Fittings Manufacturers, and Art Metal Workers, 


62, St. Katherine’s Road, Notting Hill, LONDON, W. II. 
Telephone: Park 5024. Telegrams: '' Ablivsongt, Phone, London. 


ры pr ` 
4 — 


e CITY 3115, | Telegrams: " VANDUARA, CENT LONDON 
Contractors to H.M. Government 


32 TAPES, WEBS, CORDS, SLEEVING, &с. 


DELIVERY 3 STOCK. 


JOHN MACLENNAN & CO., 


413), MEWGATE STREET, LONDON, Є.С. !, ano Ат 188, INCRAM STREET, scon. 
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"BLACKLEY TAPE” must be best! 


TRADE MARK. 


Because more of it is sold than of 
any other Insulating Tape in the World 
—there is a big demand for it from those 
who want the best possible tape—they tried the 
rest—but *BLACKLEY ТАРЕ” was the only one that 
gave ABSOLUTE SATISFACTION—thafs why it is 
used by most of the GOVERNMENT DEPARTMENTS— 
MUNICIPALITIES — RAILWAY COMPANIES at HOME and 
ABROAD besides CONTRACTING FIRMS—and it is now sold 
under the above TRADE MARK recently granted by SPECIAL 
ORDER of the BOARD OF TRADE. Have you our LIST for reference ? 


PATENT | РАТЕМТ 
ENAMEL ENAMELLED 
INSULATED BELL 


WIRE. 


ONNOLLY’S (IBLACKLEY 


ENNESOLE MAKERS EEE ( o 


INSULATED WIRE AND CABLE MANUFACTURERS 


BLACKLEY, MANCHESTER 


"EM.L" | | TOMAS s INSULATORS 


FAN S & M OTO R S. as used on the 11,000-volt 


Distributing Mains of the 
Lake Coleridge (New 
Zealand) Power System. 


WIRE. 


CLEATS, REELS, KNOBS, all 
classes of Electrical Poroelain, 
either Stock Patterns or te 
Special Designs. 


Fitted with Switch | 
and 3-speed Reg- 
ulator in the base 
for D.C. and Com- 
mutator Type. 


Eurepean Agents :— 


J. W. GLADSTONE, Ltd., 


70, Honor Oak Road, LONDON, S.E.23. 


Telegrams and Telephene: Ne. 1077 Sydenham,” Lenden 


| The Last Word rm Fibre! 
| Induction type | 
A.C. Fans are fit- | | Vu | mos 

ted with Switch бео) 


—.— GENUINE —:— 


ä Бо е VULCANIZED, 
| Oscillating Desk Fan. о FI BRE ^ 
HOGAN & WARDROP MUERE 


2, Gresham Bulidings, Basinghall Street, 
LONDON, E.C. 2. 


TELEsrams: 723 LONDON WALL. 
GRAMS: “TRIBORD, LONDON.” 
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©) WATCH - GLASS ! È) 


COPE'S | 
FEED-WATER 
REGULATOR 


| deals with all Loads 
CONTINUOUS FEED, with 
VARIABLE LEVEL. 


EIDPIANN’S 


ol e 


Ke 


LIGHT LOAD. 


NORMAL LOAD, 


PRO 
PRE 


CONSTANT LOAD. 
CONSTANT LEVEL AND CONTINUOUS FEED. 
NORMAL TO LIGHT LOAD. 
HEAT STORED IN BOILER 
BLOWING-OFF AVOIDED. 
LIGHT TO FULL LOAD. 
THERMAL STORAGE ASSISTS FIRES. 
ISTEAM PRESSURE MAINTAINED. 
FULL TO OVERLOAD. | 


NO PRIMING. DRYER STBAM. 
CONTINUOUS FEED. INCREASED CAPACITY. 


zm BU 


-W. 


Sheets of all thick: 
nesses from homm. 
upwards Endless rolls 
and Stripes from odo imm Oiled varnished 
and micanised PresspanVarious insulating and 


stamp ped pieces PRESSPAN-&JNSULATING:MATE 


Я RIALWORKS FOR THE e A BRANCH: FORMERI¥ 
THE COPE’S REGULATOR 
IS THE MOST. SIMPLE, 
EFFICIENT AND RELIABLE н: WE P 
APPARATUS OF ANY Sk for quo: 
BOILER - HOUSE PLANT tations with fot thd 
| | samples N ERLAND 
Ы Write for full Particalars to— Ж. | , T 
KÈ SCHOLEY & CO., Ltd., 9) 
= 56, Victoria St., LONDON, S.W. 1. 


FULL LOAD. Telephone: Victoria 6663. OVERLOAD. 


Li 
111 
{= шишиши 
AILOWAT 6110177677751 
Zar pud 
Ле 


USED ІМ 560. 
CENTRAL STATIONS IN U-K 


| LIGHTING BEGINS 


т Reduce your fuel costs 
"i 7 f ү ftum ® 4 e . . 
1 0 s » гы Йй — Tic. and ensure continuity of 
D T | supply. 
1 Ili, " үз | 


M. | H Я 


— — 


—— 


Tudor Batteries are noted for 
their high efficiency, 
long life & reliability. 


— 


AS ү 


THE TUDOR ACCUMULATOR. CO LTD 
5 CENTRAL BUILDINGS 
WESTMINSTER: SW. I. 

WORKS- DUKINFIELD , М MANCHESTER 


FACTORIES | 
START 


— ` — -— 


— —— | —ndM dá ` — 
— ——— — Е 
— 


—— — — —— ———— — 
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BARE, SILK and COTTON 


COVEREB and ENAMELLED THE CONCORDIA ELECTRIC WIRE Co., Ltd. 


COPPER & HIGH RESISTANCE 
WIRES, CABLES, SHEET TRENT MILLS, NEW SAWLEY, DERBYSHIRE. 
STRIP and RIBBON. . ——————— ee 
TELEGRAMS: "''Pollanite, Long Eaton." TELEPHONE: Long Eaton 249. 


INSULATING MATERIALS.  VARMISHES 


(Air & Stove Drying). 


VARNISHED SILK, LINEN AND PAPER 
TAPES, SLEEVINGS AND COMPOUNDS. 


IEE: бене Posten 


ASBESTOS and ASBESTIN 
COVERED COPPER and 
HIGH RESISTANCE WIRES 


BELL WIRES & CORDS. 
TELEPHONE CABLES а CORDS. 


CHARCOAL IRON WIRE. 
ARMATURE BINDING WIRE. 
FUSE WIRES. 
MEDICAL CORDS. 


INSULATING MATERIALS 
| fer ай elaeses ef Electrical Apparatus. 
| FLEXIBLE CORDS 
| ef every Construction, Finish and Size. 


The strongest link 


LONDON OFFICE & STORES: 155, Victoria $t., $.W. 1. 


fe wees ео nana ces worsens?’ 


in the chain 


|... BRITTAIN MOTORS. 
BRITTAIN’S ELECTRIC MOTOR CO. 


(Fermerly LANGDON-DAVIES), 


110, CANNON STREET, Works—-F.ASTDOWN WORKS, 
LONDON, E. C. 4. КЕН АМ sein 


FOR CONSTRUCTIONAL PURPOSES. 


HE Wolf Electric Hand Drilling Machine shown 
on the right is very useful where holes have to 
be drilled in Constructional Steel or Ironwork, 

after it has been erected. It can also be used for 
tapping and rimiag any kind of metal. The motor, 
switch and gearing are entirely enclosed. The efficiency 


of this hand drilling machine is in no way affected by 
its portability. 
May we send yoa the Wolf Electric Tool Catalogue ? 


S. WOLF & CO., LTD., 


115, Southwark Street, 
LONDON, S.E. 1. 


Coventry: 6, Warwick Row. 
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THE ELECTRIC 
сй CONSTRUCTION 

7 4 % ayirim co., LTD. 

ег 

x» 


4% 


«Y ^ |: 159991 
T E ET LIA BENIN 
DUE. 
г 
: Head Office: 


Dashwood House, 
9, New Broad St., London, E.C.2. 


Works : 
Bushbury, Wolverhampton. 


BTO 


> 


* 
* 
sv 
= 


2 
єз L4 


LS 
da.’ 


D.C. Power ard Ligkting Board, 8000 amps. mox. 


l 


| ШШШ 
| | 


| E 


ee REDUCE THE COST OF LIVING. 


You can best do this by Selling only 


GANADIAN CLEANERS 


STRONGEST! £12 128, 
* £14 14s. 


{+ E S à ' | (Subject) 
Motor Attachment Plug C fi E A р Е © і 


Oil Сар, Upper Bearing 


C Pis*o! Grip with 
t Push Button Switch 


: NY Patented 


И 


Adjustable Hooks 
for Cable 
Patented 


Clip for 
Dust Bag 
Patented. 
Empty from 
this end. 


inea A Special Staff of tralned Demonstrators 
is at your disposal. 


Aluminium 
a— Motor H using 
Write for particuiars of our 


|. 6-Blade Steel Fan Salos Creating Scheme. 


Aluminium Nozzle 
Patented 


Clamp holds 


Dust Bag vo Cleaner | 
Adjustable Rear Roller Pre : NAPIER- KIMBER, LTD 
Spring аў 
4 н to 
Roller in Nezzle PERO 109, Great Portland Street, 
rive Brust Brush 
to Drive Brush LONDON, W. t. 
iction-driven Bristle Brush Telephone: Mavrain 2860. 
for picking up lint and thread Yorkshire Branch: 


ST. GEORGE'S HALL, BRADFORD. 


X-Ray Cut shows Special Features found exclusively en Canadian Cleaners 


vii 
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FREDERICK SMITH AND COMPANY 


(Incorporated in the LONDON ELECTRIC WIRE CO. and SMITHS, Ltd.). 


,UOPPER WIRE 


100 Per Cent. Conductivity. Ail sizes to *001. 


25 Hard Drawn H.C. Copper Line Wire; Special Tinned Wire. 


TRADE MARK 


COPPER TROLLEY WIRE, 
SPECIAL SECTIONS. 


BRONZE TROLLEY WIRE, 


MAXIMUM TENSILE STRAIN, DURABILITY AND CONDUCTIVITY. 


SILICIUM BRONZE WIRE 


“С” QUALITY FOR TELEPHONE LINES, &c. 
PHOSPHOR BRONZE SPRING WIRE. 
Aluminium Wire and Strip for all Electrical Purposes. 
Anaconda Works, Salford, MANCHESTER. 


МОЈА? 
5 O 
Peet pelle N IT? ITR | | 
a ML HO! [s ps JE 
ZUPPER THAN dud 


xS STOCK OF ‚== 
10" and 12" with OPAL Bowls. 
10" with Special LUXTRAL Bowls. 


Other Sizes in a few days. 
PRICE LIST ON APPLICATION. 
‘Phone: CITY 4047. 


Newoastie Depot —Mr. 8. Н. MATTHEWS, 
20, Royal Arcade, Newcastle-on-Tyne. 


uly 2, 1998 
Bill imm << PEKIN 


A. new Buy-word 
for the community of 
Electric Light Users 


ШШШ УЛУШУ ШО О ШДШАУШ 


BRILLIANT 
ECONOMICAL 
LASTING 


Ensure an adequate STOCK 
to meet the growing demand. 


Licensed and made under British Patents 


Proprietors : 
METROPOLITAN-VICKERS ELECTRICAL CO., 


SUPPLY DEPARTMENT: 


14, LONG MILLGATE, MANCHESTER. 


STORES AND SALES DEPOTS: 
179, Wardour Street, LONDON, W. 143, St. Vincent Street, 
GLASGOW. 55, Newhall Street, BIRMINGHAM. 
5, Albion Street, LEEDS. 9, Millicent Street, CARDIFF. 
Chapel Walk, Fargate, SHEFFIELD. 8, Ward's Buildings, 
High Bridge, NEWCASTLE-ON-TYNE. ` 39, Dock Street, 


TLLA TITTEN 


A 


ARA 


DUNDEE. 26, Arthur Street, BELFAST. 101/102, High 
Street, SOUTHAMPTON. 48, Park Street, BRISTOL. 
62, Wind Street, SWANSEA. CALCUTTA. BOMBAY. 


= JOHANNESBURG. MELBOURNE. 


em 


907000 79) 9)))))] 99) 


gu 
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^. 
POWER WITH ECONOMY WELLS? vsr FILTERS: 
—ůß8 | (With Patent Sight-Feed Syphons). 


5 23,000 SOLD 


— va to ALL USERS of MACHIN- 
" 3 1 - P rr M, OIL or GAS ENGINES. 
IE: е ——Ó——— M — 
[— c Wes Pay first cost in a short time, 
; jl 
& * 


as dirtied oil which has hither- 
| British Made. 


i^ 


to been thrown away can be fil- 
teredand used again and again. 


Best and most reliable for Electricity п и LARGER SIZES MADE ТО ORDER 
Works and Private Power Stations. du =========== 


А. C. WELLS & Co., 


.. 101a, Midland Road, 
St. Pancras, 
LONDON, N.W. 1. 


B.K.B. Electric Motors, Ltd. 


THE “Featherweight.” 


The smallest and с иса motor built for the pewer 


— developed. Featherweight" is t 
375 B. n. P. Mirriees-Diees! Engine. enclosed, has a e bell an and is fitted with 
Bug from the Makers with the Longest Experience. a cum e Маб ебсспсу mote паво а Р. 
for direct-current. 
MIRRLEES, BICKERTON A DAY, 0 
LIMITED, 


HAZEL GROVE, STOCKPORT. 
London Ofice: 122, Cannon Street, E.C. 4 


CONDUIT sADDLES| ! 2 


(JAPANNED STEEL). 
Frame fic. 1/30 H.P., 2600 r. p.. 


The B.K.B. Open-protected D.C. 
Motors —!/,, to 2 Н.Р. 

of moderat ht; lubri 

through put: ° xen dee. В of са 

1 well constructed right through and 

| STOCK SIZES: y, Ё, i, 1', 1, 14’, 2- nicely finis hed. 

| Sole Agent for Electrical Trade :— FINSBURY COURT, 

E, SHOWELL & SONS, Lw. LIONEL ROBINSON, FINSBURY PAVEMENT, 
Stirchley, 3, Staple Inn, [ Telephone No.: 563011 London Wall. LONDON, Е.С. 2. 

BIRMINGHAM. | London, W.C. Managing Agents: BERKELEY & YOUNG, Ltd. 


Metal Filament Lamps. 
Lighting Accessories. 


: Cable. 
Ironclad Switchgear. 


MARSHALL & PLUMTREE, LTD., 


Wholesale Electrical Engineers, 
Telephone: CENTRAL 12141. 20, High Holborn, LON DON, W.C. 1. 
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D. & S. SWITCH C. TYPE (S.P. UNMOUNTED). 


"The most robust parts of these 
switches are fixed, the lighter and 
springy parts movable, not the reverse 
as is usually the case. a 


Result. :Easy and quick repair 
in case of damage through overload 
Or misuse. 


lhis is one of their good 
points. They have many others. 


DORMAN & SMITH (70. 


CRDSAL ELECTRICAL WORKS, SALFGRD, MANCHESTER. 
LONDON OFFICE : 17, VICTORIA ST., WESTMINSTER, S.W. 1. 


N 


You need have no misgivings 
on the score of quality. ` 


The one is an ingurance that the cable to 


which it is attached is made in Strict | 


accordance with the standards of ‘the 
Cable Makers Association—the other, 
that it is so made by one of the oldest 
members of that Association. | 


Those standards are of the greatest 
possible importance, but the 45 years 
experience of Cable Making which is 
built into every foot of J.P. Cable is of a 
value even greater, and the fact that from 
the day of our inception we have made 


quality our first consideration, and main- . 


tained a standard during.all that period 
which has never been excelled, is a 


. guarantee of excellence which you cannot 


possibly ignore. 


That excellence is acknowledged the 
world over, аб evidence of the high 


EU 1 


If the Cable Label carries these 2 Ma 


esteem in which our 
products and pro- 
. cesses of manufacture 
are regarded, you will find 
our, specially designed Cable 
Making Plant in extensive use in 

every Cable Making centre. 


That alone should give ee Cable buyer 
confidence, and multiply demand. 


And to those interested, ‘we would say— 


From the large floating stocks we carry 
at both Works and Depots, we can 
deliver V.I.R. CABLES with excep- 
tional promptitude — in ‘Many cases, 
the day following -the receipt of order, 
but— 


In "other lines the n demand 


compels us to ask for time: hence we 
invite the buyer to discuss with us. his 


future needs. to-day. * | м 


A ve *i 
* "ry + s ERE 


- s 


JOHNSON & PHILLIPS, L. 


Electrical Engineers and Cable Makers since 75. 


CHARLTON, LONDON, S.E.7. 


City Office: 12, Union Court, Old Broad St., E.C.2. 
‘Branches pud. Corporation. Street, BIRMINGHAM ; 251, Dean gate, MANCHESTER; 


2a. Court Road, CARDIFF ; 


159, West George Street. GLASGOW; 446, 


Blackett Street, NE WCASTLE - ON - TYNE; Cleveland Road, Gosport, 


PORTSMOUTH ; and 12, Heathfield Street, SWANSEA. 
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CABLES «WIRES 


C.M.A. Make. 


All Cables and Wires supplied 
by the Sun are manufactured by 
members of the C.M.A. This 
is a guarantee that the quality 
of the goods supplied cannot be 


C.M.A. Prices. 


The Sun prices for C.M.A. 
Cables and Wires are the lowest 
you can obtain from any source 
whatsoever. Specially favourable 
quotations can be given for large 


[July 2, 1920. 


improved on. quantities. 


SUN ELECTRICAL SERVICE. 


. The facilities afforded by the Sun Electrical Service 
are of undoubted value to the electrical trade. 
Immediate delivery. is given of the very highest 
grade of electrical supplies and fittings, in addition to 
C.M.A. Cables. 
Three large buildings stocked, with all classes of elec- 
trical goods made or unmade are ready to fulfil your 
| orders. Good organisation and a careful selection 
ensures 


| 


service that cannot be improved upon. 


Write us now asking for full particulars of the 
specially attractive offers we can make you for the 
supply of Cables, both C.M.A. and N.A. grades. 
. You are at liberty to make your own selection as 
to the C.M.A. make of cables you wish supplied. 


; = 
ELECTRIC 


118—120, Charing Cross Road, London, W.C. 2. 


Telegr 
Telephone z 


- Secabilia Ox London. 
-Gerrard 7766 (4 lines). 


| 
| 
| 
А combination of quality, price апд 
| 
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CONNECT DIRECT 
| ELECTRIC MAINS. 


STOCK. 


ROT-PROOF. 


FIRE-PROOF. 
WATER-PROOF. 


WORKS « INDUSTRIAL PURPOSES 


| |GENT« С° Esmor ms. LEICESTER 


MANUFACTURING ELECTRICAL ENGINEERS. 


For durability, economy, 
reliable working, and 
above all, for steady 
light— instal | 


“ HINDLEY" . . 
VERTICAL GAS 
ENGINES. .... 


They save space too, but 
iet us send you full par- 
ticulars of their advan- 

tages and proof of their 
| satisfactory service. 


| E. S. HINDLEY & SONS, 


11, Queen Victoria Street, 


| 
| 
| 
i 
| 
; 


—— — 


For direct coupling London, E. C. 4. 

, to generators and Works: BOURTON, DORSET 
ade in units from Telephone: City 9804 

| 10 to 350 В.Н E Telegrams Steam port. Cannon 


London 


— — 
E EE T 100-B.H.P, ENGINE. 
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SPECIMEN CHART SHOWS 


WOSS or EFFICIENCY 


Море TO SLOWNESS 
—-IN GETTING TO WORK- 
AND PARTIAL SHUTTING 
DOWN OF MACHINES . 
BEFORE THE PROPER 
STOPPING TIME 


INSTALL. 
EILI Cf 


RECORDERS 


AND 


STOPATHESE LEAK AGES. 


Elliott. Brothers. 


; (PONDON) 1 |LD'MITEDS 


CENTRAL BUILDINGS 
WESTMINSTER- LONDON: Swi 


INSTRUMENT 
TRANSFORMERS 


Send your Enquiries to— 


METALLURGIQUE ELECTRIQUE 


(Formerly Vedovelli, Priestley et Cle), 
5, CHANCERY LANE, 
LONDON, W.C. 2. 


AGENTS: 


WILLIAMS & PELL. 
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GUARANTEED for FIVE YEARS 


to keep in stock without deterioration. 


li 


i 
N 


Jil; З 


Fuller's 1920 Inert .Cell has all the excellent qualities 
of the Fuller Dry Cell, serves the same purposes, and in 
addition will keep almost indefinitely in any climate without 
losing any of its power. In fact, its capacity compared under 
entirely equal conditions with that of Dry Cells is from 
25%, to 50% better. 


It is particularly euitable for use in places abroad where Dry - 
Cells are affected by the climate and during transport. 


Made in Round and Square Types. 


PARTICULARS OF §TANDARD TYPES, m 


ETE LU ICTS AH i, 


rti menm HERE 


net 


d | 
E.M.F. | Internal ; i | 
T when flüed. | Resistance. 5 Overall Dimensions, | Weight. | 
уре. Approx. Approx. ШТ hrs | Inches. ` Ibs. ozs. 
| volta. ohms. р. Ё E ыы ; 


BLA ДЇЇ ЇЙЇ ШЇЇ 


XX KK ххх 
С. =3 2. 9- о $ А 
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1:5 
1:5 
1:5 
1:5 
1:5 
15 
1:5 


PUL 
ELE 


CHAD 


Cri WORK 
Woodland Work eg 
WELL HEATH: p 


PRÍCES ON APPLICATION. 


| FULLER'S UNITED ELECT RIC WORKS, Ltd. 


Works: — - WOODLAND WORKS, CHADWELL HEATH, ESSEX. 
General Sales Offices : 


€ зь TDDESLEIGH: HOUSE, CAXTON ST., WESTMINSTER. 


\ 


eee ttb IT 


To render active it is simply necessary to fill the] Telegrams : ~ Blocbat, Vic. London." : Telephone: Victoria, 6863-4. 
cell with water. After a few minutes more | PR 

water is required to replace that absorbed. | Midland Branch : Scottish Branch : 

The cell is then a freshly-made Dry Cell. Anyi 3, New St., BIRMINGHAM. | 200—208, St. Vincent St, GLASGOW. 
surplus water can be emptied out alter a few hours. Telegrams: PFullerite. ei val : Telegrams: Central 235. 


Telephone: Central 3613. Telephone : Central 2535. 
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ANS 
ARE GOOD, 


NOT CHEAP. 


Agents wanted in districts where not at present 
represented. Write for terms. Immediate delivery. 


Note New Address: 
118/120, Victoria St., S.W. 


66 99 
The Better Fan. Phone: Victoria 3765. Works: LEWISHAM, S.E. 


DIESEL OIL ENGINES. 


specia ниш: [ s dE Standard 888 
Robust | ў | N | . ranging from 50 to 
8 1020 B. H. P. 
Highest Class | ' 
Ы Materials. Slow and Medium 
Low Fuel | Speeds. 
Consumption. 
Reliability o: Open & Enclosed 
muous Heavy "^ Types. 
Duty. \ e 
| . Most. Economical 


and Minimum Y 
of Attention. A 


Prime Mover for 
Electric Power 
. Supply, Oil and 


Accessibility and А MEUS red 
jc ib MARG errs à СУ ВЫП N os A Ex ARR Water Pumping 


Interchangeabihty. 


LE | 

OMS — SAEI, ntur KREIS T | 
Ability to Burn ir EFT. mu e pe ERN e n 8 CERT and General 
Low Grade Fuels. RT ES mede >з ET Si ME EN nr Purposes. 


STANDARD THREE-CYLINDER 510 B.H.P. OPEN-TYPE ENGINE. 


HICK, HARGREAVES « С> 1“ 


‘BOLTON, . Established 1832 ENGLAND. 
Telegraphic [^ E HICK, BOLTON.' LONDON OFFICE: 90, Temple Chambers, Temple Avenue, London. E.C.4 
Addresses : UMSHAWVAPO, FLEET. LONDON."  Telegraphic Codes: ABC, 5th Edition: Al (1888), Western Union (Universal Édition), Lieber's Standard, 
Telephones :—Bolton, 1373-4. London, 8288 Central. 


ua ( CORLISS, DROP VALVE & UNIFLOW STEAM ENGINES—DIESEL OIL BNGINES—CONDENSING PLANT—MILL GEARING. 
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‘THE IDEAL INSULATION 
p =]. TRANSFORMER CYLINDERS 


SHEET — TUBES 
168] aS — BOBBINS — 
ы № = CONDENSER TYPE INSULATORS 
PARTICULARLY SUITABLE. FOR OIL IMMERSION— 
THE MICANITE. & INSULATORS Co. Eo ЕМРЕ WORKS Wai tHAMSTOW 22" 


We have comprehensive stocks of 


HALF-WATT LAMPS 


and can supply at recognised 
Association Discounts and Terms 
exactly as allowed by makers direct. 
Also Standard (Vacuum) Lamps, 
Osram, Mazda, Cosmos and other 
leading maker. 


We also invite enquiries for suitable lanterns for Half-Watt Lamps, 


> p^ of which we have a good variety of designs for Outdoor and 
Indoor Lighting. Please ask for New Catalogue No. 445, post free. 


ee саа ————————À— l——— 
LONDON GLASGOW _MANCHEST I R 
— CAEN 


Telegraphic Address :—" THEOREM, РАТВІСВОРТ."' 


GARDNER 
Gas and Oil Engines 


Vertical High-Speed Type for 
coupling direct to Dynamos, 


From 5 B.H.P. to 120 . H. 5. 


Producer Gas Engine, 
65 B.H.P. at 500 Revs. 


L. GARDNER б SONS, Ltd., 
Barton Hil! Engine Works, 
PATRICROFT, MANCHESTER. 


NORRIS, HENTY & GARDNER'S, Ltd., 
GARDNER HOUSE. 
115, Queen Victoria Street, London, E.C. 4. 

Telephone Nos. 9498 & 9494 City. 
Telegraphic ( NonNopEsTE, CANNON, LONDON (obarged 

Address: | as two words only). 
Glasgow Showroom: 124, ST. VINCENT ST. 
ee ee ae 


—À > 
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ELECTRICAL ‘MACHINERY: 


ANUFACTURE of Electrical Plant 

and Apparatus is specialised at the 

several works of the -Company :— 

Dick, Kerr Works, Preston; Ordnance Works, | 
Coventry; Phoenix Works, Bradford; Siemens 
Works, Stafford; and Willans Works, Rugby. 


ENGUSH-ELECTRIC- 


LIMITED NN | 


QUEENS-HOUSE `= 
Kingsway -London WC. 2 ^  ; 


Telegrams: " ENELECTICO WESTCENT, LONDON." Telephone: HOLBORN 830. Cables: "ENELECTICO. LONDON." 
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RANA MAW. L 


CHAMBERLAIN & HOOKHAM 


A. { + 1 
-SOLAR WORKS- 
ОІАМ'МОНА M 
VAKER м Е TPS 


B^ cr 


The manufacture of an electric. meter calls for knowledge and P 
skill of the highest possible er X 4 T теа 

In the Chamberlain & .Ноокһат Direct Current Watt-hour 
Meter the result of many * reseafch and practical manufac- 
turing experience js ém Since the commencement of its 
manufacture it has been the. object ol continued, research and 
experiment, with the result that e now supplied is as , ` 
practically perfect as ae ene ski d science will permit. , 
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"ELECTRICITY | METER MANUFACTURERS. 
Telephone; Central’ 216, SOLAR ‘WORKS BIRMINGHAM. Telegrama: Solar, 


Birmingham." 
London Office and Test Sod 139, Queen Victoria Street; ЕС. 4. "Phone: 3600 London Wall (Ext. 110). Tele: Solarique, Cent., London. 
Ld 
* 


Ihe VERTA Points of 
| Pope Flasta Lamps 


BWW A 


ENTIRELY 
BRITISH 
MADE. 


MOMMA 


“SS N 
3 ^ 


g 
À 
S 
N 
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n 


One of the features of the '' Pope Elasta Lamp 
which is very largely responsible for its popularity 


m: amonyst users is its economy in regard to current 
. ) coasumption It never varies in this respect. Not 
2 i | | 
TAS 27 od. EV. ” only economical in current consumption, but also 
ау. Ev lu vw. T * . on account of its exceptionally long life qualities 
e^ o aad Б оз | Sr iam which appeal to the users. Once * Pope" Elasta 
4 А Lamps are used they will always be asked for. 
E: J. yx 
. [S r Licensed under British ‘Patents 
LC oes U Nos. 21513/06, 23499109 and others. 
- a : “ 50 
42 САМАК POPE'S" ELECTRIC LAMP CO., Ltd., 
. EE LS j — —` : 207 . 
s TT „ Head Office and Works: 
"NY. Y AO -y ee . ЖЕТ, ah. 
SANE Fe RTI So” ~ HYTHE ROAD, WILLESDEN, N.W. 10. 
ЖЫ AL, 2 с rk | a law 
te CU 3 t - Telephones | Telegrams 
ete 52 p] W'iilesden 1170, 1224. Planetary. Phone. London." 
аф (А. 147) 
SS An noc ER ees UK YS x UR pO MEG SSS BSS SS Kc 3 
> Less * ў E atr РДЕ: : Jt: z "T EN SON М SSS ANN r Муз At NS . vam es Um es SSE est * i \ 
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RECORDERS 


the Key to 
RECONSTRUCTION. 


Every minute in the largest 
Works and the smallest Factory 
must be guarded if the problem 
of increased production is to be 
solved. The Blick system of time 
recording ensures this. Simple 
and efficient to the highest point 
—the day, hour and EXACT 
MINUTE are registered when 
employees enter and leave. 
Modern card methods. Racks 


for any number of workmen. 


Write for Booklet J.“ [t tells 
you quite a lot about the organisation 
of Works. 


BLICK TIME RECORDING DEVICES, 


174, Gray's Inn Road, London, W.C. 


| "CANTIE" 
SWITCHES 


CANTIE SWITCH CO.. Ltd. 
HAVE REMOVED TO THEIR 
NEW WORKS, 


LEIGHTON STREET, 
NOTTINGHAM. 


Enquiries solicited for 


IRONCLAD SWITCHES 
CHANGEOVERS 
SWITCH FUSES 
IRONCLAD FUSEBOARDS 
SWITCHBOARDS 
CONTROLLER GEAR 


THE ELECTRICAL REVIEW. 


HENLEY 


SERVICE 


Terminal 
Boxes 
filled wilh lhe 
Palent Lead 
Cone Gland 


In these days of labour 
saving, curtailment of 
cost, and rapidity of 
completion, c ons ider- 


able economy can de 
effected by the use of 


HENLEY Boxes fitted 
with the patent Lead 
Cone Glands. 

The services of a 
plumber jointer are ab- 


solutely dispensed with. 


An Illustration of an Indoor Ve: t cal 


Pall Type for 3 Core Cables 


3,300 to 20,000 volts. 


| Write for List V/UE 3. | 
It contains full information. 


HENLEY 


W. T. HENLEY’S 


TELEGRAPH | 
WORKS CO. Lp. 
BLOMFIBA D ST. 


L , 
Е.С.2. 


SERVICE 
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At last! 


APerfectVacuumCleaner 
at a reasonable price. 


The price of the ‘‘Z’’ Electric Vacuum Cleaner is 
low compared with other electric sweepers. And this 
is not its only advantage. It is light in weight, operates on 
either D.C. or A.C., and consumes only 4th unit per hour. 


“Z” ELECTRIC VACUUM CLEANER 


is a labour-saver which will 
appeal to housewives. We 
anticipate brisk sales. 


AT A REASONABLE PRICE. 


RELIABLE 
AND 
EFFICIENT. 


MAHOGANY ipi» 


Write for list and 
trade discounts. 


FRENCH 
POLISHED. 


“Z” Electric Lamp Mfg. 


Co., Ltd., 
General Supplies Department, 
Southfields, LONDON, 
S.W. 18. 


WRITE US FOR SAMPLE and PRICES. 
PROMPT DELIVERY ASSURED. 


And at—Mancuester (60, Long 
Millgate), also DusL IX, BRISTOL, 
NEWCASTLE, BiRMINGMAM and 

SGOW. 


LONDON AGENTS :— 


THE SWIFT ELECTRICAL, LTD., 


6, CORK STREET, 
OLD BOND STREET, W. I. 


LOUGHBOROUGH, 
ENGLAND. 


WORKS 


"vv 


Kr J 


i 


1 
$ 
È 


Telephone Tele grams 
NO. 409 EFFICIENCY,STOCKTON. 


CLEVELAND METAL Ç lre BRIDGE WORKS. 


^ 
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HENGLANG: 
AV. tap 


MANUFACTURED BY 


SIEMENS BROTHERS 


C Ж ЖК у > 


38-39 Upper Thames Street 
LONDON: ECA 


anà at 


BIRMINGHAM BRISTOL 
CARDIFF GLASGOW 
MANCHESTER. NEWCASTLE 
SHEFFIELD SOUTHAMPTON 


C 
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PREPARE FOR THE AUTUMN! 


We can offer Good Deliveries: 


N.A., M.F. LAMPS, all voltages. Half-watt and l-watt from Stock. 


IMMERSION HEATERS ( LOW PRICE 
| New Design, Compact, Adaptable, Quick Delivery. 
GLASSWARE. LARGE SELECTION. COMPETITIVE PRICES: 


Special Prices on Lamp Fittings and Smokers’ Sets. Ring Fittings and E.I. Shades. 


CHRISTIAN BERGH ELECTRIC CO, LTD., 
BANK CHAMBERS, 329, HIGH HOLBORN, W.C. l. 


| SWITCHBOARDS. 


TEE 


WALSALL MIDGET SWITCHBOARD. 


SPECIFICATION. 


Enamelled Slate Base, 18'' X 15" 

One 3" Dial, Spring-Control, Brass-Case Ammeter. 

One В x: »: Voltmeter. 

One т т » Auto Cut- 
In and Out. 

One 4-way Charge and Discharge Switch. 

One 2-way D.P. Voltmeter Switch. 

Two D.P. Switches and Fuses. 


DELIVERY: Same Day as Ordered. 
PRICE: O.K. 


THE WALSALL ELECTRICAL CO., LTD., 


Telegrams: “Electrica.” WALSALL, ENGLAND. Felephane: No. 45 Walsall. 


BAILEY’S ar, — BALLEYS OWN MAKE: BAILEY'S 


"www" CTE AM PUMPS жо ms TEST PUMPS 


ENT 
PAT WATER VALVES. | For Testing Boilers, Cylinders, 
For over 40 YEARS have — ul AUTOMATIC Tubos, Vaives, ас., to all 
maintained the highest repu- |, EXHAUST VALVES. | Pressures. 


tation amongst users. The 


new valve gearis even simpler 1 TESTING MACHINES. . 
than the original design. Rid AIR PUMPS. 


CONDENSERS. | 
AIR COMPRESSORS. | 
2 PRESSURE GAUGES. 
* Davidson ” RECORDERS 


Steum Pump. for pressure, speed, water-level, &c. | 


Sir W. H. BAILEY & 00., La.“ 


ALBI З | Fig. 6008.—To 500 lbs. 
| LBION WORKS. MANCHESTER. | 1 . 


Е. 


"m ШШ ШШШ ШИИТ. 


MOTORS 


British built throughout. 
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Sound in construction, 
freedom from breakdown. 


ensuring 


Represent the latest practice be- 
cause we make nothing else. | 


High in efficiency and free from 
commutation troubles. 


Small in weight and space. 


Competitive in price. 


Kittin 


“Magnet. Mancnester. 
"A В.С. 5!" Edition? 


2 
nas, . 
т ШТ 


ene 
Manchester. England, 


ОТ 


al 
wll! il 


BR 


ir rs METALLIC” 


rs SURE . 
то se GOOD. 


THE 


This fitting will t&ke up to 100 w. 4-watt 
lamps, and is an inexpensive type of indirect 


lighting. 


Our special fixing plate is designed for 
easy attachment to the shade carrier ring 
of a lamp holder, as shown 


8" Opal Bowl, band ча chain of ample 
COMPANY LIMITED. construction and high-class finish. 


Stocked in either Polished Brass or Oxy- 
r finish. 


1 53, Corporation St., EM — 


BIRMINGHAM. 15/10 


WITHOUT HOLDER. 


Subject to a liberal discount to the Trade and 
special quotation for quantities. 


Birmingham: 'Grams—'' META.“ A 855-856 

Manchester: i “ FLASK.’ City 3940. 

Leeds: з ‘FLASK.’ ji Central 24763. 

Newcastle : s „% FLASK.” 
ndon : " FLASK." E . 

"bein "  «ppAsk" „ Central 206. SEND US YOUR ENQUIRIES. 

Liverpool : я “ METSEAM." „ Bank 4398. d E 


xxiv | — THE RLECTRICAL REVIEW. B (July 2, 1920. 


G 
; i 
, 
. › 


EARTHING 
RESISTANCE. 


ERETT ED 


NEUTRAL-POINT 


(Brazil Carbon Powder Pattern) 
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RESISTANCE TO CARRY 2.000 KW, ON AN 11,000-VOLT SYSTEM. 


The Brazil Carbon Powder Resistances possess the following advantages over all other 
forms of Earthing Resistance :— 


1.—They have a negative temperature co-efficient, 4.—They are extremely compact since one, to absorb 
and therefore allow the current to gradually increase, 100 Kw., occupies little more than 1 cubic foot of 
until the circuit breaker acts, thus minimising the space. 
disturbance to the system. S.—Thelr cost is low for any given capacity. 
2.—They also reduce the circulating currents due 6.—They can be adapted for different currents and 
to triple frequency to a fraction of the current that voltages, the resistance units being easily regrouped if 
would circulate with grid resistances. itis desired to increase or reduce the current to earth. 
3.—They are practically Indestructible as regards 7.—There is no limit to the current or pressures 
mechanical breakage and insulation. with which they can be employed. 
FULL PARTICULARS ARE GIVEN IN CATALOGUE SHEET 54. 
117, Victoria Street, WESTMINSTER. Collindale Works, HENDON. 
Telephone : 8020, Victoria. Telephone : 45, Kingsbury. 


HIGH ELECTRICAL RESISTANCE. 


SILUMINITE == 


HEAT RESISTING. 


Can be moulded to any shape, and can also be applied 
to metal parts—useful for Brush Holder Bolts —Straln 
Insulators—Dynamo Brush Spindles, etc. 


Sond for 
Sample. 


SILUMINITE sheet can be cut, tapped and drilled, 
suitable for Switch Bases and Contactor Blocks. 


THE SILUMINITE INSULATOR CO., LTD., 755:3 MIDDLESEX, Ес)” 
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VERITYS [= 


| J ENGINEERS, 
WORKS: ASTON, BIRMINGHAM. 


“Aston” Electric Ventilating Fans, D.C. 


24 in. size. 


Please consider these qualities when comparing prices with other makers. 


(1 THESE FANS are well made, highly finished and most efficient. 

(2). They are equally suitable for horizontal or vertical discharge. 

(3). They are practically noiseless in operation. 

(4). THE BLADES are scientifically shaped and accurately balanced. 

(5). THE MOTORS are totally enclosed, dust proof, fitted with special thrust 
bearings over 15 inches, and grease lubricators. 


Outputs for 110 and 220 volts, direct current. 


Diameter. Approximate Consumption Cu. ft. of Air Type A. ФЕ Туре : Ў; 
Revolutions in moved Motor on озот on 
Ins. š Per Minute. Watts. per Minute.* Feed side. : Disoharge side. m 
12 | 1000 60 1200 М5470 М5471 ЫБ 


| | 
750 110 1600 M5472 M5473 | 
650 125 1900 M5474 M5475 
- | Prices Prices 
180 3900 M5476 M54 
: Lon Б ron 
220 6800 M5478 кеа M5179 
300 8400 M5480 '| мав Application. 
420 12,000 M5482 M5483 | 
600 15,000 M5484 || M5485. 


*The outputs here given are derived from actual tests made, and apply to the volume of air moved when the Fan 
is used with free intake and outlet. Type A Fans of the open type are always in atock. Type EB Fans are made to order only. 


———— SALES BRANCHES —— — 


LONDON : BIRMINGHAM : BRISTOL : MANCHESTER : LIVERPOOL : 


34, King Swee Phesnix Chambers, 89, Hardman Street, 518, 
Sn Garden, W.C. 2. Geimere Row. Vieteria Street. Deansgate. Royal Liver Bulidings. 
GLASGOW : 


81, 
Weterleo Street. 


A 123. 
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"CLOSED SYSTEM" 


OF MEASURING. 


BOILER FEED WATER & CONDENSATE. 


This illustration shows an “entirely 
enclosed" type of 

LEA RECORDING APPARATUS 

with automatic float control, specially 

suitable for the measurement of 

BOILER FEED WATER. 


It is not generally known, but hundreds 
of LEA RECORDERS arranged in 
this manner are in successful operation 
in various parts of the world, and 
measuring water up to 212? Fah. and 
over. 


Full Particulars from 


THE LEA RECORDER Co., LTD., 


28, Deansgate, Manchester. 


CREDEND A CONDUITS BIELLA 
© FITTINGS 


(CREDENDA CONDUITS & FITTINGS 
are the product of the highest workmanship 

using the best material, and are made with a full 
knowledge of the needs of a modern electrical 
installation. | 

There may be more expensive Conduits and 
Fittings. 

There are none better. 


Manufactured by :— 


ZX|CREDENDA CONDUITS СО. LD.. | 
- - - WHITEHOUSE STREET, ASTON. ‘© 


Agents : 


LONDON : Messrs. Baxter & Caunter, 219, Tottenham Court Road, W.1. 

GLASGOW : Messrs, Alston & Blyth, 97, Waterloo Street. 

MANCHESTER : Mr. К. Foster, 196, Deansgate. 

HULL : Messrs. T. Beadle & Co., 3, Castle Street. ! 

STOGKTON-ON-TEES : Messrs. Fairless, Engineering Supplies Co., Ltd., 
Albion Street. 

SWANSEA : Messrs. Electrical and Mechanical Trades Supply Co., Russell 
Buildings, St. Mary Street. 


QUAQUE 


RENN 


TRAIN 
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Lo v ^ OLEX ” ro 
FUSE UNITS ce 121651). 


А REPLACEMENT FUSE OF UNIQUE DESIGN AND ROBUST CONSTRUCTION. 
The ' IZOLEX Fuse marks a distinct advance in the design of 


Replacement Fuses. 


The outstanding features of the Izolex Fuse are robust design, small space occupied and 
excellent methcd of ensuring good contact. 


The tongues on the Carrier being U-shaped ensure good contact, and the plates in base are 
fitted parallel to one another, providing constant pressure and thoroughly eliminating all risk 
of heating through insufficiens or faulty contacts. 


The Base and Carrier are of best English vitreous 


porcelain, and contact clips are of substantial make IZOLEX REPLACEMENT FUSE 
8 


and heavy gauge. 
100 AMPS. CAPACITY, 


SUI ТА BL E FOR aes dee cuca: shows a 3-way panel with one 
A ce —̃ͤ ——— — СА ° 
This size of Izolex Fuse has important advan- 


VOL TA GES TO 550 tages over all other fuses when titted in multiple 
. Ways, inasmuch as should a fuse base require 
—————Ááà replacement it can h» done in a tew minutes 


| without stopping the wholo of the plant. 


Келш TE —— —— EET 


LisT No. Caracity. | Юімёхѕ1охѕ. | PRICK COMPLETE, 


! Bask AND CARRIER. 
| W. L. HIGH. в. а. Subjeet to 
No. A 17/5 5 amps. 29 23 24 2 8 Trade Dis- 
No. А 1950 | m 12 2] 23 3 0 бй, 
USE CARRIER AND BASE, REDUCED VIEW OF No A175 o amps. 9 34 8 7 6 
à 5 To 50-лмі. SIZE. No. A 17/ 00 100 amps. c4 48 48 15 0 


Our new Accessory Catalogue No. A 105, 
contcining many new lines and full par- 
"T ticulars of the Izolex Fuse and Fuse. 


CARRIER, Boaids uill be forwarded on request. 
REDUCED 
View CF 
5 ro 5O0-AMP, 
SIZE. 


FvskE BASE WITH CARRIER REMOVED, 
REDUCED VIEW OF б TO 50-АМР. SIZE. 


© BOVING TURBINES & PUMPS.9 


Water 


Turbines. 
«4 
Hydro . 
Electric 


. Plant. 
‚АЁ 


High 
Medium 


and 
Pressure 
Centrifugal | 
Pumps. 


° j^ 
-B.H.P. WATER TURBINES 7 
Lines 4,000-8.H | 
" Supplied by Boving & Co. | | a "m 


Pipe 


d 


BRANCHES: 
FRANCE: 68, Rue Caumartin, Faris. 
JAPAN : No. 1, Yaesu Cho, 1 Chome, Tokio. 


AUSTRALASIA : Bank of N. S. W."tShambers, 
Lambton Quay, Wellington. 


HEAD OFFICE: 
56, Kingsway, LONDON, W.C. 2. 


Telegrams: Jenurten ‘Phone London, 
Teiephone: 6420 Holborn. 


5. AMERICA : 65, Rua General Camara, 
Rio de Janeiro. 


CANADA: Boving Hydraulic & Engineering | | 


Works : Stoke-on-Trent, Staffs. 
| Co., Ltd., Lindsay, Ont. 


| TERI IM 


NSS 


Like new, 
after 10 years. 


The durability and strength of 
Citroen Gears can be gauged from 
the following: Ten years ago 
we supplied a Colliery Co. with 
three sets of 250 н.р. 


Citroén (ears 


These have been in constant use, 
and in spite of the fact that the load 
often rises to 400 H.P., the teeth 
show ne signs of wear, and look as 
good as the day they were cut. If 
you fit your machines with Citroen 
Gears you will reduce transmission 
loses to a negligible quantity, 
prevent plant stoppage due to gear 
breakdown, and eliminate renewal 
expenses. 


94920494900999000009€90000900000000090000000. 
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Wirite for the Citroén Gear Catalogue, 
the finest publication of its kind. 


W 4 
— 
— 


г Тыны —— 


ООШОТ 


THE CITROEN GEAR СО., Ltd., 
: 27, Queen Victoria Street, Lendon, E.C. 4. 


*e090909090909040000909000009000009000000000000000000000 


„ 


Mn 


BERRY’ 


HIGH-TENSION 


BOX COMPOUND. 


Fulfils all requirements. 


PREMIER BITUMEN & ASPHALTE CO., LTD., 
STRATFORD MARKET, E. 15. 
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DUGDELL'S PATENT MOVABLE 
FITTINGS. 


Fig. 221. 


HUNDREDS OF PATTERNS. 


Thousands of Repeat Ordere. 


See Full Page Second Yesue of 
* Electrical Review” each month 


CATALOGUE ON APPLICATION. 


FAILSWORTH, MANCHESTER. 


TERMINAL BLOCKS. 
2, 3 or 4 Way. 


LAMP HOLDER 
ADAPTOR. 
Complete with 
Terminals. 


CONDUIT AND 
OTHER BUSHES. 


Most Sizes. 
Deliwery of abowe Articles from Stock. 
Any Goods quoted for on п receipt of of Sample or Blue Print. 


Se IMPROVED SOLIDITE CO., LTD.. a 


ADVANCE WORKS, JEW'S ROW, 


WANDSWORTH, LONDON, S.W. 18. 
Phone: Battersea 1888, 


ALF? GRAHAMEe-C9, 
CROFTON PARK,S.E. 


8 S CASINGS. 
we Aem BLOCKS, CLEATS, 


BOARDS FOR SWITCHES 
in Stock and made to any Design. 
ACCUMULATOR CASES and 

BATTERY BOXES Made to Order. 


Please write ‘tor L Latest Illustrated Price List. 


J. F. & G. HARRIS. Ezo. 


TIMBER MERCHANTS "AND MOULDING MANUFACTURERS, 
SAWING, PLANING, MOULDING & GENERAL WOODWORKING MILL&— 
582a, WILSON ST., FINSBURY, LONDON, E.C. 2. 
Telephone No.: 1168 London Wall 


J. H. HEATHMAN, 


Parson’s Green, 


LONDON, S.W. C. 
| City Office :— 
85, ALDERSGATE ST., 


Telegrams: '* Fandecors, Fingquare, London.’ 


ESCAPES, 


FIRE 
EXTINGUISHERS, 
FIRE HYDRANTS, 


and all Fittings. 
ALSO 


LADDERS, TRESTLES, 
STEPS, TRUCKS, TROLLEYS, 
BARROWS. 
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"METERS PROMOTE THRIFT." 


WATER METERS 


Accuracy after 10 Years? Working. 
EVIDENCE :— 


A recent letter from a user abroad gave the 
following report: 

METER: 3. in. KENT'S “ UNIFORM,” 
serving a large Hospital. 

DurYv: Continuous for 10 years, without 
repair or renewal. 

TOTAL QUANTITY PASSED: 55,000,000 gals. 

TEST AT END OF 10 YEARS’ WORKING :— 
On a flow of zs gals. per minute—Correct. 


ANN 


ALANNA 


—8 3% slow. 
“These p seem e good to me. 


ү К ҮҮ 


: Ж 
ZA’! GEORGE KENT, Ltd., 22 
= 199, HIGH HOLBORN, LONBON, W.C. 22 
22 Telegrams — Telephones :— 22 
| 22 " Kentebin, Westoent, London." 4262 Musewn (5 lines). Works :-LUTON. EE 


y 
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Electric Vacuum Cleaners ' 


ec — Y a 1 — I 
М The sims 
Apex." | | 
". 7. Enhance your 
Latest Model. Reputation by supplying 
0 — . егу 
Large Stocks. тыма чишма * The Econo." 


we ve of Proved Merit. n Stocked in Two Sizes. 
| A Carefully Designed, 
An Investment 


These two types 
are Real Sellers 


Ө 
+ Fully Guaranteed О 

апа аке | | Vacuum Cleaner. 
Fully Guaranteed. | РӘ си чигу 50250 | 
0 = | | 
| | " 
O 


Solidly Constructed, 


for any Home. 


32 Volts to 


250 Volts. xo volts. 


MEO ee 
== 100100 


Electrical Engineers, 
61 & 62, Berners Street, London, W.1. 


T 2860 : 
{ "Phones (2861 Museum. ‘Grams: “Kathode, Ox. 


UR gme qup quen phus gap poa gne gae pne ho que Mia suo pex ama БЕР Шер доо Qua (n Пэ ama Des Or Шер GS US ava rus Ora (oc geo nsi rug ques tns go» 
—2 21121212 12— 122-12 ;ñ 2a: : ͤ•—„f'F ; —- -- K- a: 12Äĩ-᷑ 1 12 „„ — 1-12-21 1 1, - ĩFA——1—12 


X {ELECTRIC .WASHING MACHINES. 


Oo CL —— O CEI — . ——— trt 
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BARGAIN! THE “LITTLE BRITON” 


VACUUM CLEANER. 
SPLENDID LINE OF 


| OPAL FIT TINGS No Gold goods are sold without the “ Hall- 


Mark." No Vacuum Cleaner should be sold 
AT RIDICULOUSLY LOW PRICES. 


without a Faraday House Test. Send for 
copy. Every Machine guaranteed to reach 
this standard. 


8-20 [- Special 
10'-21/- pay 
12"—02 [- Quantities 

to 

For Lots of Wholesalers. 
One Dozen de — 

Pieces, > 1000 in stock 


Send postcard TO-DAY for terms. 
Sole Manufacturers and Patentees : 


The TURNER ASPIRATORS, Ld., 


Dept. E., 87/9, Aldgate High Street E. 1. 
Telephone: Central 10961, 


Wrorkea: 4, Plough Yard. E.C. A. 


INSPECTION INVITED. 


1. CALVETE, Ltd., 


11, Little St. Andrew Street, LONDON, W.C. 2. 


(Top of 8t. Martin's Lane). Telephone: Gerrard 369. 
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ON LAND AND SEA 
USE 


TELEGRAMS: 
"CRYSELCO, KEMPSTON! 


TELEPHONE: 
177 ,BEOFORD, 


ELECTRIC LAMPS. 
MANUFACTURED ONLY BY 


CRYSELCO .“, 


KEMPSTON WORKS, 


BEDFORD. 
SUEDE 
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‘Op, 


ELECTRIC | 


Liberal 


Prompt 
Discount. 


Delivery. 


DOMESTIC IRONS, - 


ae зі — 


dieu: do eu UA ^ i 
l VETERA SAAN Р | 
ART METAL 55 
\ Kae XX $ КУУ, И, i 
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| APART 4 
DISTINCTION, Ш 
AND 


HOT PLATES 
The ‘Empire.’ 


VOLTAGES. 


PRICES RIGHT. 
1000 Watts, One Heat. 


Send fer Gatalegue. — Post Free. 


«5 m t 
Manufactured by 


` THE CABLEACCESSORIES Co 7? WIPTON, Starf 
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Shade Carrier Ring 


(Patent No. 137.754). 


Enables shades to be cleaned with ease 
and rapidity. Simple in design. Effective 
in use. Saves time and temper. 


| 


This ingenious little device is a great improvement 
on the old styleof shade carrier ring. The ease with 
which it can be attached or detached ensures an 
appreciable saving in time, and the ''bioding " 
habits of the old shade ring are completely 
eliminated. 


| 


It is provided with two lugs, which engage in the 
slots of the special tool, sothat by simply turning the 
tool the ring is also turned. Even without the tool 
the Ideal" ring is far more easily manipulated than 
the old style ring, as the lugs enable the fingers to 
obtain a good purchase. 


All G.E.C. Economic type Jampholders аге now fitted 
with the Ideal Shade Carrier Ring at no extra cost. 


Price and particulars on application. 


The General Electric Co., Ltd., 
Head Office: 67, Queen Victoria St, London, E.C. 4 


Branches :— Manchester, Glasgow. Birmingham, Cardiff, Neweastle, 
Dublin, Belfast, Cork, Bristol, Swansea, Liverpool, Leeds. Sheffield 


Nottingham, Hull, Southampton, Aberdeen, Ipswich. Edinburgh. 
(A. 184) 
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|"FREEZOR" 


ELECTRIC FANS 


ШШ ШУЛ И ШШДШЩ ШШШ  ШЇШШШ ИИ 


il 


= 


The *KOOLAH ” 
Patent No. 3918|191 i. 


ege ° з Manufactured throughout at 

Ceiling Type for Direct Current he GEC *FREEZOR " 

Fan Works, Witton, Bir- 

The efficiency of “ FREEZOR” Ceiling V ad 8 e 
Type Fans in tropical climates has pro- Kingdom. 


moted a gr owing demand for their use In Write for Prices & Particulars. 
this country. To cater for this increasing : 
business, the G.E.C. have developed 
the manufacture of their well-known 
" KOOLAH” Fan on an extensive scale, 
and can offer Contractors the advantage of 
immediate deliveries in any quantities. 


NOISELESS, ECONOMICAL, EFFICIENT, ARTISTIC. OU 


Advt. of The General Electric Co., Lid, 67, Queen Victoria Street, London, Е.С. 4. (A 18D 


— 
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The distinctive features of this 
Fuse always appeal strongl 
the practical Electrical Engineer. 


1 HOPE'S PATENT | 
 Fluveni (REGD. TRADE MARK) TRADE MARK 
The FLUVENT " Fuse has many such distinctive features— features which 


make for high efficiency in service—the outcome of a wide and specialised 
experience— note them carefully :— 


* 


Every part of the ^FLUVENT" Fuse and Base is accurately 
manufactured to gauge. Any *FLUVENT" Fuse Bridge will 
make perfect contact іп any “FLUVENT” Base. 

It is of compact size aod has а very short break. No portion 
of the actual fuse wire in the fuse is in direct contact with 
the china at any point. 

The lining of the fuse chamber is indestructible, and will 
withstand 3000 deg. Centigrade. 

The fuse has a perfect iaverse time element. 

The watts loss, and the mass of metal to be volatilised on 
short circuit is extremely emall—watts loss less than one-fifth 
of that in other makes. 

Fuse wire passing through small hole to contact prevents 
over-fusing. | 

Blowing effect of the tube tends to blow arc away from the 
contacts instead of towards them. 


А complete table of fusing currents for all necessary sizes 
appears on the bettom of the "FLUVENT" Fuse. 


We invite your application NOW for fuller information, We can guarantee Deliveries 
for Urgent Orders within ten days if specially desired. 


PARMITER, HOPE & SUGDEN, L. 
Hulme Electrical Works, MANCHESTER. 


London Office : 25, Victoria Street, S. W. 1. Scotland: A.C. Borthwick, 149, St. Vincent St., Glasgow. 
North-East Coast: J. Gledson & Co., 48, Blackett St., Newcastle-on-Tyne. 


H 


av THE ELECTRICAL REVIEW SUPPLEMENT: (Joly 2, 1930 


a CER. sees, 
B 

VP dL mid , 

} де 505 te - ; 

Пн 

| sH | 

A? 70 8 mee 


— TD 
4 MOIR As 


ыда” mr 


ГЕ 


| 
d 
à 

a 


[А 

— 

PU 
im 


—— а | 

— t 

— 2 

— zn e : 
= DUY LUS & Aatleries = 
= (OS E 
— г. КУП dE 
==; Universally admitted to be the most durable HE 
— : and powerful cells of their class. Their internal jx 
— resistance, which determines the output of current == 
LL 
— and consequent useful life, is low. The SIEMENS = 
— — 
EE Cells possess great powers of recuperation. — 
— Y | "jE— —— 
== E Manufactured at Woolwich. | EL 

T 

— ол 
EE SIEMENS BROTHERS & CO. LTD = 
— z | 5 + —— 
i REGISTERED OFFICES | 2 == 
== E Palace Place Mansions KENSINGTON COURT * LONDON « W- E 
— 


Telegrams : “SIEMENS, KENS, LONDON T Telephone: WESTERN 6349 


GENERAL OFFICES AND WORKS 
WOOLWICH * LONDON , $Е 18 


Telegrams : SIEMENS. WOOLWICH " Telephone : CITY 6409 
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RESISTANCES 
have Unbreakable, Jointless 
and Rustless Grids, and are 
Guaranteed for Five Years. 


Descriptive Pamphlet on Request. 


The Electro-Mechanical Brake 
West Bromwich, England. Co., Ltd., 


Loadoa a „ Donald H, Scott, 10. Arthur Street, Е.С. 4. 
Scotiand - J. McGregor а Co.. 74, York St.. Glasgow. 
Newcastle-on-Tyne F. H. Morley. Star Bigs.. Northumberland St. 
Leeds - ° a R. Haste Carr. Crown Point Read, 
Manchester ~ ~ L. Backhouse, Cathedral Hse., Long Miligate. 
Cardiff - = 4. N. Douglas, 102. St. Mary 8t. 

Australia =- ~ J. G. Gilbert Ledge, 109. Pitt Street, Sydney. 


(MB M 


^ 


А saving of 5|6ths of the usual fixing charges 


can be made by using 


RAWLPLUGS| 


(PATENT FIBRE PLUGS) 


For fixing all kinds of Electric or Gas Fittings, Wiring, 
Cables, Conduits, Switches, Ceiling Roses, Fuse and 
Connection Boxes, Brackets, Telephone Apparatus, all 
Switchboard and Installation work for Light, Heat 
or Power. . . Among other advantages are 


SIMPLICITY of MANIPULATION, 
SAVING of TIME and COST, 
INVISIBILITY, NEATNESS, and LOW COST. 


By the use of. Rawlplugs а firm hold is obtained in 
PLASTER, BRICK, CONCRETE, CEMENT, 


MARBLE, SLATE. STONE, TILES, GLASS, . 


METAL, &c. 


A complete set of Rawlplugs & Tools ... £2. 
Trial Outfit ( Post Free)... ns та 5s. 6d. 


The RAWLPLUG Co., Ltd., 


Lenthall Place, Gloucester Road 


SOUTH KENSINGTON, S.W. 7. 
Telephone: KENSINGTON 6492 and 3370. 
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REPULSION START—INDUCTION 
SINGLE-PHASE MOTORS 


HIGH STARTING TORQUE— 

—greater than 3 times full load torque— 
LOW STARTING CURRENT— 
| —less than 3 times full load current— 
QUICK ACCELERATION— 

— 2 to 15 seconds under load 
THE BRUSHES DO NOT TOUCH 

the commutator after full speed!is reached. 


Four points to con- 
. sider when you are 
selecting a standard. 


Manufactured 
only by 


CENTURY ELEC. 
TRIC COMPANY, 


19th Pine to Olive Streets, 
St. Louis, Mo., U.S.A. 


Illustrating a 2-н P. Motor. 


а STOCK OF "CENTURY" MOTORS IS CARRIED IN LONDON BY— 
The Sole Briush. Agents— 


SWEDISH GENERAL ELECTRIC, LTD., 


5, CHANCERY LAME, W.C 2. 
Sales Manager: К. A. MARPLES. 
Telegrams: ** Antoaynoru, Westoent, London.“ ` Telephone: flolborp ien 


«ҮҮТ ҮҮҮТТТТ 


FLUXIO 


Н.5.5. TIPPED 


pos‘ess the dual advantages 
of low price und splendid 
value, The are guaranteed 
to last as long. und to do the 
work as well. as a solid 
H.S. Tool. 


Their original price is small, 
and they can be re tipped 
at a nominal cost—aurely 
econoiny indeed. 


They are well worth your 
consideration, 


|! 
| 


tt 


CARBON STEEL 


10 


= H.S. STEE 


Ш 


We shal be pleased to 
supply full particulars. 


eam 


Chas. Churchill & Co., Ltd., = 
9-15, Leonard Street, 
Finsbury, E.C. 2. 


And Birmingham, Manchester, 
Newcastle-on-Tyne, Gla«eow w, 
Bristol, Leeds. and Sheffie!d. 
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MACHINE TOOK 
ENGINEERINC 
CXHIBITION 


OLYMPIA 
** 25 
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— SCREW Со. I? 


MACDONALD ROAD. WALTHAMSTOW, LONDON.£:7. 


QUALITY —— 
PRIOCE-—— 


SERVICE ——- 


"МАМЕ -PLATES- 


e EWCRAVED-CAST-PRESSED-DIYWTED 
BRASS COPPER ALUMINIUM IVORINE -CELLULUD быы 


LONDON LABEL Co 10: 


SEARS ДУ WORKS, BECKTON RPE. 


HE COOPER HEWITT LIGHT is the 
nearest approach to daylight yet made. Na 
flickering. no shadows. Send for our Leaflets 
4 


ge 272 and 273, which contain detailed particulars 
ot t 


e Cooper Hewitt system of lighting. T- mme 


The Westinghouse Cooper Hewitt Co, Ltd. 
80, York Road, King's Cross, London, N. 1. | 


HEATING APPARATUS, 


BOILERS, KETTLES. IRONS, &c. from STOCK. 


SOUTHERN ELECTRIC Co., Ltd., 
10, Bush Lane, Cannon Street, LONDON, E.C.4. 


j 
5 WITCHBOARD, 


MINIATURE SWITCHBOARD, 
PORTABLE. & POCKET TYPE., 


AMMETERS & VOLTMETERS 


SEND YOUR ENQUIRIES TO — 
SIDNEY.G. JONES. 
AUDREY HOUSE, ELY PLACE. 

417 HOLBORN, LONDON 3l 


FOR URGENT REWINDS 


AND GENERAL MOTOR & DYNAMO REPAIRS. 


CREWE, ALLEN & CO., AC. & D.C. 
23, Chapel St., Cripplegate, LONDON, E.C.2 Telep.: Cent. 6425. 


Dynamo and Transformer 
Stampings, Plain and Slotted to cus- 


Armature, 
tomer's drawings or prints. Dynamo 
and Transformer Sheets, Swedish [ron 


Rods end Bars, black and bright drawn. 
TURNE R BROS., 134, Upper Aies oU EC. 


Shee iron, London Teleph« 5 Central 


MOLLER ocu AIR FILTERS. | 


FILM CO°LIVG TOWERS. LT" 124. Chanoery Lane, London, W. C. 2 


Adaptors, Tumbler Switches, Flex 


OK 


CARBON BRUSHES 


К FANS and SMALL MOTORS; 


RESISTANCES 
For ALL PURPOSES, 
Specialists to the 
HILLBAR PRESS, Battery Trade. 


76, Finsbury Pavement, ией. C 


INSULATION 


d MICA HOUSE 
*s OFFORD 81 N. 


HATCHAM MFG. CO. Ir 


314, Gray's Inn Road, W.C. 1. 


Mica & Micanite Supplies, L 


AND 
ALL ELECTRICAL SUPPLIES. 


SURPLUS CLEARANCE SALE. NEW WOODEN HUTS 


Dwelliogs, Bungalows, Offices, Workshops, Motor Car Hou-es, 
Pavilions, Stables, Stores. Canteens, Greenhouses, Rustic Work, 
Barrows, Stoves, Asbestos and Poultry Appliances, &с. 


Illustrated List Post Free. 
LTD..18. SAVOY STREET, 
T. BATH & CO., ^ Tondo. w.c. 2. 


‚ишинин 
ШШЩЩ 


SPRING COPPER EARTHING CLIPS 
wih BRASS Screw, Not and Washer. 


ger TWELVE SIZES_}" to З’ 9 


| F. RYMAN, - 
CEEE 


LIMP CLOTH. 40 PAGES. PRICE 15. 6d., POST FREE ts. 8а. ` 


THE CONDUCTOMETER AND ELECTRICAL 
CONDUCTIVITY. 


By ROLLO APPLEYARD. 


The ELECTRICAL REVIEW, Ltd.. 4, Ludgate HIII, London, Е.С. 4 


: : b 
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III 


REPAIRS 


to all types of Electrical 2 
Machinery. = 
NORTH 2066. ? 
WHITE, JACOBY & Co., Ld., = 
Bayham Place, CAMDEN TOWN, LONDON, N.W.1. > 
stabliched 1893. - 
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“All that is required for a 
FIRST-CLASS TELEPHONE INSTALLATION.” 


STERLING “PRIMAX” INTERPHONES cannot be excelled for all-round GOOD 
VALUE and WORKMANSHIP, and the Sterling Accessories for a 


job are of the same standerd of excellence. 


of "PRIMAX" 


"PRIMAX" 
Thus you can safely recommend an installation 
Interphones to your most exacting customer 


PROMPT 


Г J DELIVERY. МАРЕ. 


No. U 412. 
No. U 410. 


WALL PATTERN. 
Similar to No. U 410, байле айй 
but with Standard Hand P AL 
WALL PATTERN. Сызран. 


Fitted with Standard Hand 
Combination. 


x тҮз KER 
09800800 
[e , "i РУР ©: m dia din ain. 
llc L- mS uS NE EM E NN. 


Süd 


= * 
Аў W^ ДАДА! * 7 
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No. и 427. 


— TABLE PATTERN. 
No. U 440. The NEW “ERA” Call Buzzer, Flexible Connecting Cord 
WALL PATTERN. 


No. U 442. 
and ROSETTE. The "NEW ERA" TABLE PATTERN. 
T 7 Similar to No. U 440, 
but with Call Buzzer 
Р instead of Bell. 


Selecting and Ringing at one operation. 


" PRIMAX" CABLE. 


With two extra heavy 
conductors for Speaking 
Batte y Leads. 


"fees s. 


INVICTA 1 
BATTERY. | 


| B iio 


2 | se 2 5 e > ) 
} SUV PPPPP 


No. S 70902. STERLING “STONE 
JAR” INVICTA BATTERY. 


To obtain best results em oy no other 
for any PRIM job. 


No. W 7620.26. 


No. U 2375. JUNCTION BOXES. 
BRASS SADDLES. 


Specially designed for use with the 
For Cable. | 


. " PRIMAX" System. 


STERLING TELEPHONE & ELECTRIC CO., LTD, 


210-212, TOTTENHAM COURT ROAD, 


. - LONDON, W. 1. 
Telegrams: ©“ Cucumis, Ox, London.” Telephone : 4144 Museum (7 lines). 
CARDIFF: WORKS: NEWCASTLE-ON-TYNE: 
8, Park Place. Dagenham, Essex. 


42, Wrestdate Road. 
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Just Like Daylight ! 


The quality of light produced by the OSRAM LAMP (ATMOS TYPE) closely resembles daylight 
and is rich in actinic rays 

The lamp, which is of the gas-filled type, embodies the very latest discoveries in the art of lamp- 
making, and is especially recommended for the lighting of Shipyards, Railways, Docks, Factories, 
Engineering Works, Public Buildings, Shops, Banks, Offices, &c., and in all situations where adequate 
lighting correctly distributed and diffused is necessary. 


The Illuminating Engineering Dept. of the G.E.C. will 
be pleased to collaborate with you in the scientific ap- 
plication of these lamps to any particular requirements. 


Limited Supplies of the following sizes are now G E. 


100/130 volt, 4O watt. 


200/260 volt, GO watt. „ yje 


Advt. of THE GENERAL ELECTRIC CO., LTD., 
67, Queen Victoria Street, London, E.C. 4. (Gas Filled.) 


m eo ee, ee 
К E 


enin Bid 


Ф 


July 2, 1920.] 


THE ELECTRICAL REYIEW SUPPLEMENT. 15 


MINISTRY OF MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD 
(Plant and Machinery Section). 


IMPORTANT SALE OF 


MACHINE TOOLS, PLANT 
AND ELECTRICAL EQUIPMENT, 


at the 
ROYAL NAVAL GUN FACTORY, 
WESTHOUGHTON, LANCASHIRE, 


On WEDNESDAY, July 21st, 
and following day if required. 


Commencing at 12 Noon prompt. 
INCLUDING : 


33 Lathes, S.S. & S.C. wire coiling, boring and others, 3§ in. 
centres up to 24 in. centres, by leading makers. 

29 Milling Machines, vertical, special, thread and profile, by 
Herbert & Co., Ltd., and others. 

Four Milling and Profiling Machines. 

Three Portable Duntley " Electric Drilling Machines, 3 in. 
ү 1 in. capacity, by the Consolidated Pneumatic Tool Co., 


, Nine Drilling Machines, horizontal, vertical, sensitive, drill- 
B and tapping and rifle barrels, by J. Holroyd & Co. and 
others. 

Two Shapmg Machines, 8 in. and 12 in. stroke. 

Nine Slotting Machines, 20 in. to 24 in. stroke, by Hulse & 
Co. and others. . 

Seven Planing Machines toadmit from 2 ft. 6 in. to 4 ft. 

18 Grinding Machines, universal, surface, plain, external and 
others, by J. Holroyd & Co. and C. Churchill & Co., Ltd. 

. 12 Hack Sawing Machines, various, by E. G. Herbert, Ltd., 
and others. А 

Three Rifling Machines for 3 in., 4 in., 6 in. and 6 pdr. 
naval guns. 

16 Single Ended Gun Finish Boring Machines. 

Three Double Ended Gun Rough Boring Machines. 

Four Gun Boring Machines, 25 in. centre. 

Two Horizontal, two Spindle Draw Boring Machines, for 
Rifle Barrels. | 

Two Ritle Barrel Reaming Machines. 

Two Rifle Barrel Rifling Machines. 

Four Lapping Machines for 4 in. and 6 in. bore guns and 
rifle barrels. 

Three Breech Screwing AttachMents for Thread Cutting. 

10 Grindstones with Stones from 30 in. by 4 in. up to 60 In. 
by 10 in., by Alldays & Onions. 

Two Blowing Fans by Alldavs & Onions, 

One Eureka Metal Jig Sawing Machine, by Thomson & 
Co., U.S.A. 

One Band Sawing Machine, No. 38 Sager. 

One Planing Machine for Woodworking, No. 7 Sager. 

Two Broaching Machines, by Lapointe & Co., U.S.A. 

Four Revolving Stays for Planing Naval Gun Jackets. 

Two Geared Crane Ladles, 20 cwt. and 40 cwt. 

100 Boring Bars from 2 in. up to 6 in. diameter, various 
lengths. 

Six tons Cast-iron Wall Brackets and Hangers. 

One 5-ton electrically-driven Forge Crane, working radius 
5 ft. 3 in. to 16 ft., height of lift 12 ft., by Thwaites Bros., 
Ltd., Bradford. 

Two 7 in. high lift electrically-driven Centrifugal Pumps to 
deliver 450 gallons per minute, by Worthington, Ltd. 

Three 4 in. low lift clectrically-driven Centrifugal Pumps. 
by Worthington, Ltd. 

One G.C. 3 type "A" Gas Compressor, by Alldays & 
Onions, Ltd. 

Two Centrifugal Oil Separators, by Manlove & Elliott. 

One Magnetic Separator, by Phillips, Ltd. 

One Sand and Loam Mill, by Phillips, Ltd. 

One 1,000 ton Hydraulic Straiglttening Press, complete with 
Pumps, by Davy Bros., Ltd. | 

One electrically-driven Stamping Plant, consisting of two 
batteries of drop stamps, five oil-fired furnaces, five coke-fired 
furnaces, one oil-fired annealing furnace, one coke-fired anneal- 
ing furnace, one ‘‘ Roots’’ Acme Blower, two double-throw 
feed pumps, two storage tanks and No. 6 size trimming press 
with the following motors: one 50 н.р. motor and starter, two 
15 Н.р. motors and starters, and one З н.р. motor and starter. 
‚ One Gas Producer Plant, consisting of tempering and muffle 
furnaces and tanks for 4 in. and 6 in. guns. Duff Gas Pro- 
ducer plant, three units, gas main, flues and two chimnevs, 
100 lbs. pressure; vertical boiler and motor-driven air fan by 
the Dowson & Mason Gas Plant Co., Ltd. 

One Cupola Plant, consisting of two cupolas, “ Roots 
motor-driven blower, charging platform and jib swing crane 
and fittings, by Jas. Evans & Co., Ltd. "M 

One 200 xw. Rotary Converter Set, consisting of rotary con- 
verter and transformer, four meters and D.C. slate panel and 
fittings, by The Lancashire Electric Power Co., Ltd. 


One Gas-oven Semi-muffle Furnace, No. 1, with No. 4 Rotary 
Pressure Blower, by C. Churchill & Co., Ltd. 

One Oil-fired Reverberatory Type Furnace, complete, by C. 
Churchill & Co., Ltd. 

55 p.c. Electric Motors, 1 n.r. to 95 H. p., by Electromotors, 
Laurence & Scott and others. 

2.156 lb..of Single Leather Belting. 

416 lb. of Double Leather Belting. 

47 lb. of Balata Belting. 


Admission by Catalogue only, price 1s. each. 
On view one weck ‘prior to date of sale. 
Catalogues may be had from the Auctioneers, 


SALISBURY & HAMER, F.A.I., 


Borough Chambers, 54, Church Street, Blackburn (T.N. 5051) 
and 7, Pall Mall, Manchester (T.N. 566 City). 


Note.—For particulars of other Government property for sale 
see '' Surplus,” price 3d., at all bookstalls or by quarterly eub- 
scription of 9s. post free in the United Kingdom, payable in 
advance to the Director or Рсвіисіту, Ministry of Munitions, 
Whitehall Place, London, S. W. I. 1081 


MINISTRY OF MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD. 
(Plant and Machinery Section). 


Electrical Stores tor Sale 


at the 
ORDNANCE STORES (South Entrance), 


ABBEY FIELD, COLCHESTER, 


: on 
TUESDAY, WEDNESDAY and THURSDAY, 
13th, 14th and 15th JULY, 
at Eleven a.m., daily, comprising : 


850 miles Cable and Wire (Power, Lighting, Instrument 
and Bell, in Drums, Reels and Coils). 

353 Portable Telephone Sets (Hand and Watch 'Рһопев). 

50 Telegraph (6-line) Coinmutators. 

20-line Switchboards. 

Galvanometers. 

50 Telegraph Vibrators and Commutators. 

1,200 Electric Field Signalling Lamps (in leather cases). 

Hand and Thumb Fuse Carriers, Clips and Bases. 

50 JU-volt Accumulators, 8 2-volt ditto. 

35 Magneto and Dynamo Exploders. 

330 Glass Paraboloid Reflectors, 60 c.m. 

Accessorics, Spare Parts, Pure Rubber Taps, Cable Couplers, 
Electric Bells (Magneto and Battery), Plyers, Terminals, Ad- 
justing Screws, 3.5 Bulbs, Electric Torches (Telescope and 
Button Bull's Eye), &c., &c. 

43 H.S. and Treadle Sewing Machines (Jones' H.S.6; 
Singer's i6 and 45 K.33), with Single and Double Trough 
Benching, Double Transmitters, Shafting and Stools. 

Eyeletting Machine, Saddler's Machine. 

14 н.р. Parsons Oil Engine (coupled to 7 xw., 220 volt, 
32 amps., shunt generator). 

Tinning Plant, Unit complete, with Heavy Lead-lined Wood 
and [row Tanks, Draining Boards and Tables, Hoods, Chim- 
neys, Iron and Wood Gratings. | 

44 in. Centre Screw-cutting Lathe (by Midwinter & Co.): 

Vertical Drilling Machine, Cement Testing Machine (by 
Addie, London). 

Vertical Boiler Tubular, 9 ft. by 3 ft. 4 in. (by Lumby, 
Son & Wood, Ltd.), in new condition. 

Circular Saw Bench (Rise and Fall) (by Aublet, Harry & 
Co., Ltd., Peterborough), with Keighley 5.7 н.р. Oil Engine 
(on Portable Carriage with Cooling Tank, nearly new). 

Unite coinplete with 4 saws, 2 in. stool shafting and coup- 
lings. Plummer blocks, split, whole and loose pulleys, leather, 
belting, &c. are 

14 [Lion Force Pumps and Horizontal Force and Lift 
ditto. | 

Armoured Suction Hose Flap Valve Strainers, 350 Field 
Telegraph Poles, Straw Baler, 14 Miners’ Trucks, Tripod 
Pumps, 250 lengths Fire Hose, Rotary Blower and Hose. 

Corn Crusher, а 5-cwt. Platform Weighing Machine, Port- 
able 3 ft. 6 in. Telegraph Tables, &c. 

Further particulars may be obtained from the Controller, 
Plant and Machinery Section, Disposal Board, Ministry of 
Munitions, Embankment Buildings, Charing Cross, London, 
W.C.9. | 

Catalogues may be obtained from the Auctioneer, 


HERBERT BASKETT. 


10, Crouch Street, Colchester. 


Notr.—For particulars of other Government Property for 
sale see Surplus,“ price 3d., at all- bookstalls or by quarterly 
subscription of 2s. post free in the United Kingdom pavable 
in advance to the Director of Publicity, Ministry of Munitions, 
Whitehall Place, London, S.W.1. 1102 
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MINISTRY OF MUNITIONS, 
BY DIRECTION OF THE DISPOSAL BOARD 
(Plant and Machinery Section). 


FOUR DAYS' SALE OF 


VALUABLE PLANT 
and MACHINERY, 


at the 


NATIONAL ORDNANCE FACTORY 
(No. 22 HUNSLET, LEEDS, 


on 


TUESDAY, WEDNESDAY, THURSDAY & FRIDAY, 


13th, 14th, 15th and 16th JULY, 
and TUESDAY & WEDNESDAY, JULY 20th & 21st. 


At ELEVEN a m. daily. 
COMPRISING: 


LATHES. 

Seven 104 in. Centres S. and S., 10 ft. beds, by Milwawkee. 
E Three 13 in. Centres S.S. and S.C., on 10 ft. beds, by Pitts- 
иги. en 

One 9} in. Centres S.S. and S.C., on 8 ft. beds, by Le 
blonde. | 

Six 15 in. Centres S.S. and S.C., on 14 ft. bed, by J. Lang 
and Sons. 

Fourteen 12 in. Centres S.S. and S.C., on 15 ft. beds, by 
Dean, Smith & Grace. 

Twelve 12 in. Centres 5.5. and S.C., on 15 ft. beds, by 
Tangye. — 

One 12 in. Centre S.S. and S.C., on 34 ft. bed, by Dean, 
Син & Grace. 

One 19 in. Centre S.S. and S.C.. on 12 ft. bed, by Broadbent. 


bent 
Two 12 in. Centres S.S. and S.C., on 16 ft. beds, by Dicken- 


son. 
Two 9 in. Centres S.S. and S. C., on 8 ft. bed, by Libby. 
Forty-three 15 in. Centres S. and S., on 14 ft. beds, by J. 
Lang & Son. 
Twelve 16 in. Centres S. and S., on 15 ft. beds with exten- 
sion bed 14 ft. long, by Gidden & Lewis. 
Fifty-five 12 in. Centres S. and S., on 14 ft. 6 in. beds, by 
J. Stirk & Son. | 
Twelve 15 in. Centres S. and S., on 36 ft. beds, by J. Stirk 
and Son. 
Five 18 in. Centres S. and S., on 24 ft. beds, by Blackstone. 
me ү 11 by A. Herberts. 
wenty 121 in. Centre Boring, on 27 ft. bed, by Oldfielc 
and Schoſield. TUM 
Three 7 in. Centre Rifling Machines, on 25 ft. beds, by 
Kendall & Gent. ` 
Five 18 in. Centres ditto, on 42 ft. beds, by Walmsley. 
l'our 16 in. Centre ditto, on 33 ft. beds, by Mather & Platt. 
Two 18 in. Centre ditto, on 42 ft. beds, by Armstrong and 
Whitworth. 
l'our 18 in. Centre ditto, on 42 ft. beds, by Haigh. 
Six 22 in. Centre Wire Winding, on 24 ft. beds, by J. Stirk 


and Son. 
AND OTHER LATHES BY 
Dempster Moore, Parkinson, Swift, Bridgeford & Co., Smith 
us e EU 15 аа, 
en 13 in. Centre Lapping Machine 25 
5 pping Machines on 25 ft. beds, by J. 
Two 153 in. Centre ditto, on 40 ft. beds, by T. White & Sons. 


Large number of 3 and 4 Jaw Independent Chucks from 
24 in. to 8 in. diam. 


А PLANING MACHINES. 
wo 16 ft. by 5 ft. by 5 ft.. by J. Buckton & Son. 
Ten 16 ft. by 5 ft. by 5 ft., by J. Stirk & Sons. | 
о " 55 by 2 He 2r are by J. Buckton & Son. 
our by 2 ft. 6 in. by 2 ft. 6 in., by J. Whiteley | 
„%%% CBee “Г ш-нан 
One 12 ft. by 4 ft. by 4 ft., by Smith & Coventry. 
One 8 ft. by 2 ft. 6 in. by 3 ft., by J. Buckton & Son. 
One 6 ft. 6 in. by 2 ft. 6 in. by 9 ft. 6 in., by Greenwood 
and Batley. : 


Four Shaping Machines, 30 in. and 94 in. and 16 in. strokes 
ооа 
ree Vertical Milling Machines, 40 in. (heavy tv 1 
and 12 in. Circular Tables, by Becker. uius ыл 
One Universal Milling Machine, 48 in. by 9j in. table, by 
nos | 
ne Universal Milling Machi in. | ; 
Cincinatti. g Machine, 46 in. by 84 in. table, by 
One Universal Milling Machine, 42 in. by 8} in. table, by 
Kempsmith. 
One Plain Milling Machine, 60 in. by 16 in. table, by 


Becker. 


1 LAUD Milling Machine, 42 in. by 12 in. table, by A 


One 13 in. Centre S.S. and S.C., on 17 ft. bed, by Broad- 


July 2, 1920. 


One Plain Milling Machine, 20 in. by 4 in. table, by Fox. 

One Plain Milling Machine, 78 in. by 14 in. tavle, by J. 
Buckton & Son. 

One Spur and Wormwheel Gear Cutting Machine, 22 in. 
сисшаг table, by Wallwork. 

One 15 in. stroke Cleared Slotting Machine, 32 1a. circular 
table, by G. Butler & Co. 

One 10 in. stroke Geared Slotting Machine, 20 in. circular 
table, by Judson & Jackson. 

Two Central Thrust 5 ft. 6 in. Radial Drilling Machines, 
by Asquith. 

Four 4 ft. 6 in. Radial Drilling Machines, by Asquith. 

One 3 ft. 6 in. Radial Drilling Machines, by Muir. 

One 2 ft. 6 іп. Radial Drilling Machine, by Archdale. 

One 4 ft. Radial Drilling Machine, by Greenwood & Batley. 

Pillar Drilling Machine, by Firbank & Jones & Shipman. 

Six Sensitive Drilling Machines, by Pollard & Layland and 
Clifford. 

Two No. 2 Oscillating Cup Wheel Grinding Machines, by 


‘Lumsden. 


Six Plain Grindihg Machines, by Lumsden. 

Two Universal Grinders, 5 ft. 6 in. by 64 in. tables and 
4 ft. 8 in. by 9 in. tables, by Landis & Brown & Sharp. 

One Universal Grinder, by Norton. 

One Twist Drill Grinder, by Washburn & Co. 

One Surface Grinder, by The American Tool Co. 

One Plain Cutter Grinder, by Oldroyd. 

One Double Disk Grinder, by Selson. 

Two Serewing Machines to 2} in., by Heaps & Co., and 
Chadwin. 

Three Hack Saw Machines, by Churchill & Selson. 

One nearly new Horizontal Boring, Drilling, and Tapping 
Machine, by Dickinson. 

One Band Saw Machine ,by Noble & Lund. 

One Punching and Shearing Machine, by Gittus. 

Two 00-ton Pressure Hydraulic Presses, by Hawthorn, 
Davy. 

One Hydraulic Straightening Press, by Stewart.“ 

Hydraulic Accumulator, 12 in. ram, 15 in. stroke, casing 
10 ft. diam., to 1,500 Ib. working pressure. 

Set of Three-throw Hydraulic Pumps, rams 3 9/16 diam., 
12 in. stroke, 60 revs., by Barclay. 

Two Air Pressure Acme Blowers, by Thwaites. 

Seven Rotary Druin Pumps. 

Fifty-seven 10 ewt. Hand Travelling Cranes, 12-16 ft. spans, 
by Vaughan. 

Six 15 ewt. Hand Travelling Cranes, 16-22 ft. spans, by 
Vaughan. 

Thirteen 20 ewt. Hand Travelling Cranes, 24-35 ft. spans, 
by Vaughan. | 

6.000 of 8 in. by 4 in. Steel Rolled Joists for crane tracks. 

Three 15 cwt. Wall Gib Cranes, by Morris. 

Two 26 cwt. Electric Lifts. 

Five 2-ton Electric Travelling Cranes, 33 ft. span, by Morris 
and Isles. 

Five 30 cwt. Electric Automatic Trucks, by Edison. 

One 40 ewt. Electric Automatic Traetor, by Lancing, and 
Generating Set. 

901.—ELECTRIC MOTORS. 


One 75-B.H.P., A.C., by G.E.C. 

Twelve 50-B. H.P., A.C., by J. Holmes & Co. 

Twenty-three 25-B.H.P., A.C., by J. Holmes & Co. 

Thirty-seven 12-B.H.P., D.c., by the Lancashire Dynamo and 
Phoenix Со. 

Seventy-five 16-B.H.P., A.C., by J. Holmes & Co. 

Sixteen 5-B. H.P., by Phoenix Co., Bradford. 

Twenty-seven 3-B. H. P., A.C., by G.E.C. 

Three 2B. I. P., A. C., by the British Westinghouse. 

Seven 15-u.H.P., A. C., by Phoenix Co. 

And Starters for ваше. 
, a miles various size Cable from 3-bore Armoured to V.R. 
20. А 

3,300 ft. of 34 in., 3 in., and 23 in. Mild Steel Turned Shaft- 
ing. by Croft & Co. 

108 pairs of Flanged Couplings. 

270 Swivel Ring Oil Bearing Plummer Blocks. 

230 C.I. Floor Stands. 

350 W. I. Split Pulleys. 

15.000 ft. of Hepplethwhite and Gripole Delting. 

Sand Blast Machine. 

3-cwt. Pneumatic Hammer, by Massey. 


WOODWORKING MACHINERY. 


Band Saw Machine. Circular Saw Machine, Surface Planing 
Machine, Mortising Machine, Fox's Wood ‘Trimmer, Wood- 
turning Lathe, Joiners’ Benches, ‘and quantity dry Timber 
Battens, &с. 

Large Quantity of W.I. and Hydraulic Piping. 

On View Wednesday, Thursday, Friday, Saturday, and 
Monday, July 7th, 8th, 9th, 10th, and 12th, from 10 to 5 
o'clock. 

Catalogues, 2s. each, on application to the Auctioneers. 


EADON & LOCKWOOD, F.A.I., 
St. James’ Street, SHEFFIELD. 


Admission by Catalogue only. 
Telegrams: Weedon, Sheffeld." Telephone: Central 111. 


NorE.—For particulars of other Government Property for 
Sale, see Surplus,“ price 3d., at all Bookstalls, or by quar- 
terly subscription of 2s.. post free in the United Kingdom, 
payable in advance to the Director of Publicity, Ministry of 
Munitions, Whitehall Place, London, S. W. I. 1032 
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VALUERS 


and AUCTIONEERS ef 


Electrical Works, Plant and Stock. 


WHEATLEY KIRK, PRICE & C0. 


(Established 1850). 
46, Watling Street, 16, Albert Square, 
London, E. C. Manchester. 


26, Collingwood Street, Newcastle-on-Tyne. 


SITUATIONS VACANT. 
Latest timo for receiving, B p.m. Wednesday. 


If letters are not to be delivered to certain firms or individuals 
(if known), instructions to that effect should be sent to the 
Manager of the ELECTRICAL REVIEW who will do his best 


to carry out such instructions. Letters of applicants cannot 
in such cases be returned to them, nor can the names of 
Advertisers using a number in any way be disclosed 


Original Testimonials should never be sent. 


DEPUTY CHARGE ENGINEER. 


HE NEWCASTLE-.UPON-TYNE ELECTRIC SUPPLY 
CO., LTD., invite applications for the position of 
Deputy Charge Engineer at Carville Power Station. 
Salary £354 per annum. 
48 hourg per week—shift working. 
Applicants must be physically sound and with good sight. 
Favourable opportunities for advancement. 
The following particulars are required :— 
Summary of technical training (mechanical and electrical). 
Positions previously held, present position, brief record of 
у Service, if any. 
Ave, height. 
Whether married or single. 
Copies of references. 
Apply, ENGiNEER, Carville Power Station, Wallsend-on- 
Tyne. 1179 


COUNTY BOROUBH OF BARNSLEY EDUCATION COMMITTEE. 
TECHNICAL SCHOOL. 
Principal, D. Paton Grubb, M. Eng., A.R.S. M. &c. 


HE COMMITTEE invite applications for the position of 
full-time Lecturer in Electrical Engineering and Wire- 
men's Work. Applicants must have had works experience 
and a good knowledge of Engineering Drawing and Mathe- 
matics wil be а recommendation. The commencing salary 
will be at the rate of £300 per annum. 
Forms of application and full particulars may be had on 
application to the Principal. 


D. PAUL, 
Secretary. 
Education Office, 
Barnsley. 1132 
LOUGHBOROUGH. 


THE TECHNICAL COLLEGE, 
H. Schofield, M. B. B., B.Sc., A. E. C. Sc., A. M. I. C. B., D. I. c., Pringipal. 


HE GOVERNORS OF THE COLLEGE invite applica- 
tions for the appointment of Lecturer in Electrical 
Engineering, which will be vacant in September next. 

Initial salary £350 to £400 per annum, according to experi- 
ence and qualifications. 

Applications must be made on the prescribed form, which 
may be obtained from the Principal of the College, to whom 
thev must be returned not later than THunsbav, сү 15th. 
1920. 1140 


COUNTY OF LANARK. 
Cambuslang Electricity and Refuse Destructor Works. 


ESIDENT ENGINEER wanted for the above works. 
Commencing salary £400 per annum. 


Applications, stating experience, to be lodged with Sm 
THOMAS Мохво, County Clerk, County Ofhces, Hamilton, 
not later than Jury 14th. 

County Offices, Hamilton. 

June Brd, 1920. 1144 


REPRESENTATIVE. 


W ANTED. Representative capable of interviewing pro- 

spective consumers for Lighting. Heating. and Cook- 
ing. Some knowledge of wirmg work essential. Salary 
(including bonus) 4250. 

Apply. stating age, experience. and enclosing copies of 
recent testimonials, to H. Farapay Proctor. Chief Engineer 
and General Manager, Corporation Electricity Department. 
Exchange, Bristol. 1170 


— — — 


SITUATIONS . VACANT.— Continued. 


SHIFT ENGINEER. 


HIFT ENGINEER required with good mechanical and 
electrica] training, accustomed to the operation of Turbo- 
Alternators, experienced in E.H.T., 3-phase, А.С. and D.c. supply, 
and must have good experience in Boiler-house control. 
Salary (at present under consideration) £300 per annum, 
including all bonuses, per eix 8-hour shifts per week. 
Apply, giving full particulars of training and experience, 
with copies of testimonials, to— 
THE POWER STATION SUPERINTENDENT. 
The Salt Union, Ltd., 
Western Point Power Station, 
Runcorn. 
(This station supplies Power in bulk to The Mersey Power 
Co., Ltd.) 978 


SHIFT ENGINEER. 
Mains and Meter Assistant. 


HIFT ENGINEER : required for D.C., 3-wire Poder 
Station; 1,000-kw. Gas Plant in use, and 2,000-kw. 
Steam Plant being inetalled. Good electrical technical train 
ing and experience operation high epeed engines and water- 
tube boilers essential. Experience large gae engines desirable. 
Also assietant uired for Mains and Meter Department, 
capable of locating faults in Maine, maintaining apparatus in 
consumers’ ко and testing meters. ood electrical 
knowledge essential. 

Applications, for both appointments, stating full particulars 
of experience, qualification, age, wages required, and when 
free io start duties, to ENGINEER AND MANAGER, Corporation 
Electricity Works, Allos. 1237 


IPSWICH CORPORATION. 
Blectric Supply and Tramways. 


HIFT ENGINEER required at once, to take баг of 

6 8-hour shifts per week, must have had experience 

with a.c. and D.C. Turbines and reciprocating sets, Water 
Tube and Dry Back Boilers, Water Softeners, &c. 


Salary, E. P. E. A. award and conditions, present rate 
£333 19s. per annum. 
Apply 


FRANK AYTON, 
Chief Engineer and Manager. 


Constantine Road, 
ich. 1178 


Ipswi 


FARNWORTH URBAN DISTRICT COUNCIL. 
Biectricity Department. 


ANTED, Shift Engineer, experienced in Rotary Con- 
verter and Motor Generator Plant, А.С. and D.C. 
Battery, &c. Commencing salary £232 per annum, including 


bonus. | | | 
Apply, stating age and experience, with three copies of 


testimonials, to— 
A. J. HUTCHINSON, ESQ., 
` с Chief Engineer. 
Electricity Works, 
Farnworth. 1212 


ANTED to take charge of a shift, technically trained 
Engineer with experience of high pressure Boilers, 
Turbo Generators, and E.H.T. 3-phase Switchgear. Hours 48 
per week. Salary at the rate of £169 per annum, plus 20 per 
cent., plus £120, total £322 16s. 
Applv, in own handwriting, stating age, present salary, and 
particulars of training, to 'THE GENERAL MANAGER, Electricity 
Offices, Dunning Street, Sunderland. 1107 


CABLE JOINTER. 


ABLE JOINTER wanted for three-wire Кей Experi- 
ence with low-tension triple-cencentric feeder cables 

and V.B. distributors laid solid, with service work thereon. 
Full particulars to be sent to the CORPORATION ELEOTRICITY 
Works, Perth. stating age, experience, and when able to 
commence duties. 1230 


THE STALYBRIDGE, HYDE, MOSSLEY AND DUKINFIELD 
TRAMWAYS ANO ELECTRICITY BOARD. 


ANTED Plumber Jointer, must have had experience 
with Score paper cables. wages 28. per hour. 


with full particulars, Generating Station, Tame Val- 


Apnly. 
1183 


ley, Stalybridge. 


(Continued on nest page.) 
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SITUATIONS VACANT.—Continued. 


RGYAL BURGH OF PERTH. 


— 


Blectricity Department. 


Q HIFT ENGINEER wanted, experienced in low Tension, 
Salary 44 108. per week of 45 


3-wire ‘distribution. 
hours, inclusive of all bonuses and awards to date. 
Applications, stating age, training, and experience, when 
able to start, to be sent, along 
(copies), to the undersigned. 
JOHN LAMBERT, 
Rorough Electrical Engineer. 


Perth. 
. June 99th, 1920. 


HORSHAM URBAN OISTRICT COUNCIL. 


КЕКТЕН required for general repairs and main- 
tenance in small p.c. Power Station. 
plant, B. & W. Boilers. 48 hours. District rate. 
süit elderly man. 

ENGINEER, Electricity Works, Horsham, Sussex. 


Would 
1204 


ELECTRICAL POWER ENGINEERS’ ASSOCIATION. 


Yerkshire Biectric Power Co., Stalybridge, Hyde, Mossiey 
and Dukiafleld Tramways aad Electricity Board. 


A LL ENGINEERS, before acceptin any. positien en the 
Staffs of either of the above unde gs, аге recom- 
mended to communicate with the undersigned. 
W. ARTHUR JONES, 
General Seoretary. 


65-66, Chan Lane, 
wo 6666 


London, W.O.2. 


Cheap prepaid Advertisements sre inserted under this heading at the rate 
of One Penny Per Word (minimum 1s.). Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and ELECTRICAL Review address count as seven words. 


COUMULATOR Manager required, thoroughly conversant with 
latest methods of manufacture and production of small and 
medium cells, Must be able to estimate and control labour on 
up-to-date ines. Progressive opening for smart man. — State 
experience, salary, &c., 1690, RLEOTRIOAL REVIEW, 4, Ludgate НШ, 


А — — — — — — — — — — 


RMATURE Winders, several wanted, used А.С. and p.c.— 
W. Canning & Co., Ltd., Salop Street, Highgate, Birmingham. 
| 1025 


RMATURE Winders wanted. Experts on А.С, and D.C. re pairs 
only need apply. Fare paid. Must be Trade Unionists. 
Permanent employment. State experience.— McWhirter & Sons, 


Ltd., Cardiff. 463 


SSISTANT Engineer required at large London power station, 

to take charge of eight-hour shift. Must have had good 
mechanical and theoretical training and experience of running 
large high tension А.С. Turbo-Generator Plant.— Reply, stating 
age and experience, to 1131, ELECTRICAL REVIEW, 4, Ludgate Hill, 


London. 


ARD Estimator wanted in West End Wholesale House, 
to deal with enquiries for Switchgear, Motors and plant 
generally. Must have sound technical knowledge and have had 
commercial experience in a similar capacity.—Reply, stating age, 
experience and salary required, to 1233, BLEOTRIOAL REVIEW, 
4, Ludgate Hill, London. 


SSISTANTS wanted, with some knowledge of А.С. and DC. 
design, for estimating, engineering and contract departments, 

To be capable of preparing tenders, carrying on technical oorres- 
pondence, &o. State age, experience and salary required.—Apply 
Secretary, Lancashire Dynamo & Motor Co., Ltd., Trafford Park, 


Manchester. 1018 


ATTERY Inspectors. Young energetic men required to train 
for the above. State age, salary required, and previous 
experience in electrical work. — 1141, ELEOTRIOAL REVIEW, 4, 


Ludgate Hill, London. 

(OMMERCIAL Salesman required in Motor Department of 
C Electrical Engineers. Must have experience in handling 
orders, enquirers and oorrespondence.— Write, stating age, qualifi- 
cations and salary to 1209, BLEOTRIOAL RkVIEW, 4, Ludgate Hill, 


London. 


OST Accounts, —WM anted experienced man accustomed to manu- 
facturing costs, material ledger, &c.— State experience and 
enlary required to Park Royal Engineering Works, Ltd., Cumber- 
land Avenue, Park Royal, N. W. 10. 1168 


ESIGNING Engineers wanted for Transformer work by elec- 

trical manufacturing firm. Those with previous experience 

of this claas ot work preferred, but other applications from capable 

men will be considered —State age, experience and salary required, 
to 1071, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


with recent testimonials 


1231 


Reciprocating 


SITUATIONS VACANT. —Coniinusd. 


De wanted for switchgear factory, Midlands.— 
Write, stating fully experience, age and salary required, 
Box 110, Sells, Ltd., 167, Fleet Street, Е.С, 


J )ESUBBISMEN (senior) required with sound mechanical 

general knowledge and shop training ; preference given to 
those with cement works’ experience.—State age, experience and 
salary required, to Box 1211, Willings, 125, Strand, W.O. 2. 971 


I Eire eaters Engineer required at once by well-known firm 
of lighting specialists. Must be experienced in country 
house lighting, of good address.—Apply, stating qualifications and 
experience, salary required, in first instance, to 1135, ELEOTRIOAL 
REvIEW. 4. L,ndgate Hill. London. 


EyrpEcrRICAL Engineer wanted for the Switchgear Department 
of an engineering firm in the Manchester district. Must be 
fully conversant with high capacity modern electrical systems.— 
Applicants should state experience, technical training and salary 
required to 1070, ELEOTRICAL REVIEW, 4. Ludgate Hill, London. 


F Engineer, with good practical experience, one 

who has specialised in industrial control, particularly auto- 
matic devices including contactor gear. &c. must be energetic, 
tactful and have plenty of initiative.—Write, giving age, training, 
experience and salary required, to 1180, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


LECTRICIAN for London district, used to heavy cable work, 
installing motors, switchgear, &o.— State age, experience and 
wages required, 3845, BLEOTRIOAL BEVIEW, 4, Ludgate Hill, London. 
LECTRICIANS wanted immediately, only capable men need 
apply.—Hubert D. Carter Ltd., Edison House, Colwyn Bay. 

3762 


ENERAL Foreman required for metal finishing departments 

of large electrical engineering works. Only first-cl»ss men 

with expert knowledge of all processes appertaining to all branches 
of plating, polishing, enamelling, &c., need apply.—Write, stating 
age, experience and salary required, to Box 209, Sell's Advertising 
Offices. Fleet Street E.C. 4. | a 3784 


OOD position for experienced inter-communication telephone 
fitter.— Apply, stating age, experience, &c, Box No. 167, 
Brown's Advertising Offices, 166, Buchanan Street, Glasgow. 1156 


NSTRUMENT Foreman wanted to take charge of movement 
assembly shop for switchboard and portable instruments. 
Must be a first class workman and able to instruct others. Know- 
ledge of clock-making an advantage but not essential.—Apply, 
stating experience and wages required, 1136, BLBOTRIOaL REVIEW, 
Lndegate Hill. London. 


UNIOR Draughtsman required for Manchester district (later 
Coventry) Preferably man with experience in telephone 
switchboard equipment work.—Reply stating age, experienoe and 
salary required, to 153, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ADY Shorthand Typist, thoroughly experienced and accustomed 

to electrical contractor's work. London. State age ¢x- 

perience, salary.—1014, ELECTRICAL Review, 4, Ludgate Hill, 
London. 


EAD Press.—Forem&n or ChargelL and wanted for large works 
in South. Only competent men need spply.— Full particulars 
to 1083, ELECTRICAL REVIEW. 4, Ludgate Hill, London. 


IVE Representative. Manufacturers require a gentlemen as 

4 above, who is well-known to Central Station Engineers. 

Must be thoroughly conscientious, energetic and tactful. Distribu- 

tion and technical knowledge would be a recommendation. Salary 

and commission may be estimated at over £300 per annum, and 

sbould be increased.—State particulars in full, with references, to 
3802, ELEOTRIOAL REVIEW, $, Ludgate Hill, London. 


ELEPHONE Draughtsmen aud Engineers.— Wanted for equip- 
ment engineering, men with drawing-oflice experience on 
exchange equipment work. Good salaries and prospects.—Write, 
Siemens Brothers & Co., Woolwich, S E. 18. 1193 


ELEPHONE Faultsman wanted, West of Scotland, must have 
experience inter-com. work, excellent prospects right man. 
State age, experience, &c.—Box No. 165, Brown's Advertising 
Offices, 166, Buchanan Street, Glasgow. 1155 


EST Department of Electro-Chemical Engineering firm in 
North of Englund; wanted good man to take charge of above; 
must have good technical education and possess initiative.— Apply, 
giving details of education, experience, age and salary, to 1216, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ГГ\НЕ Clyde Valley Electrical Power Company have openings іп 

prospect for Switchboard Operatora and Assistant District 
Mains Engineers, and invite applications by letter only for either 
position. Applicants must have served a complete engineering 
apprenticeship and be роввевз: d of a good technical knowledge of 
E.H.T. three-phase work —Apply, stating age, training, experience, 
qualifications, and enclosing copies of references, to the Company's 
Head Office. 53, Bothwell Street, Glasgow. 1143 


HE Electro Dynamic Construction Co., Ltd., 4, New Cross Road, 

S. E., have vacancies for young men with some experience in 
winding small А.С. and D.C. Machines. — Write stating full 
particulars and salary. 3804 


(Centenued оп neat page.) 


July 8, 1920.] 


SITUATIONS VACANT.—OConlinued. 


1 English Electric Co., Ltd., have a vacanoy in one of their 

Midland Branch Offices for & Junior Engineer. Те poeition 
offers considerable scope to a suitable man. Не must be well 
educated, must have had а good technical training, and must also 
have had some years' experienoe in workshops or test house.— 
Apply by letter, giving full particulars of training, experience, 
age, salary, to 3852, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


1 SFORM ER Draughtemen required immediately. Good 
salaries to experienced men.— Apply Johnson & Phillips, 
Ltd., Charlton, S. E. 7. 1084 


WO Junior Charge Engineers required for small generating 
station, D.C. system, reciprocating engines, water-tube boilers. 
—Apply, stating age, married or single, together will full particu- 
lars of past experience, 3721, ELEOTRIOAL REVIEW, 4, Ludgate Hill, 


work. Only first-class men need apply. 
Weatern Engineering Co., Swansea. 


ANTED, Armature winders; reliable men used to А.С. and 
D.C. rewinds and repairs.—Apply Fitt Bros. & Davies, Ltd., 
Atlantic Engineering Works, New Cut Road, Swansea. 1216 


ANTED at onoe, a first-class Armature Winder for the East 

of Scotland. None but men thoroughly experienced in 

winding and rewinding B.T.H. Tramway Motor Armatures need 

apply. State age, experience and salary required.—3774, BLEOTRIGAL 
REVIEW 4, Ludgate НШ, London. 


ANTED, by a firm manufacturing electric heating and 
cooking apparatus, a Gentleman, energetic and tactful 
and experienced in travelling, as outside representative to intro- 
duce these goods amongst users.—929, ELEOTRICAL REVIEW, 4, 
Ludgate Hill, London. 
АКТЕР by an electrical firm in the East of Scotland a first- 
class Armature Winder, accustomed to  high-tension 
rewinding. Only first-class men need apply. State experience, 
age and wages expected.—8771, ELECTRICAL REVIEW, 4, 
Hill, London. 


W TED, Charge Engineer to supervise and to be responsible 
for running an 8-hour shift in modern power station. 
Previous experience in & similar capacity in charge of large turbo 
generating sets and water-tube boilers is essential.—Reply, giving 
full particulars of past experience, present salary and references, to 
1206, BLEoTRIOAL REVIEW, 4, Ludgate Hill, London. 
АКТЕР, Electrical Engineer, with ability апа experience of 
works power equipment and transmission, for consulting 
engineer's office. State qualifications and experience, age and 
npud required. — 3692, ELEOTRIOAL REVIEW, 4, Ludgate НШ, 
London. 


ANTED, experienced Wireman for house and factory work. 
Good prospects for really capable man, Others need not 
apply.—Midland Dynamo Co., Ltd., Leicester. 1027 


ANTED, for colliery, Electrician, with pre-war experience, 

to work under Foreman Electrician ; to take charge of 

underground D.c. electric haulages, pumps, lighting, bells and 

telephones. Good wages paid to a first-class man.—Apply, with 

references, stating age and wages required, to 1201, ELEOTRIOAL 
REVIEW, 4, Ludgate Hill, London. 


ANTED, for Manchester district, Assistant Mains Engineer, 

accustomed to E. H. T. and L.T. distribution, А.С. and D.O., able 

to take particulars of and reoord cable routes.— Apply, stating age, 

experience and salary required, with copies of testimonials, 947, 
ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


ANTED, Junior Tracer and Draughtsman with telephone 
experience.—Apply, stating experience and wages, to the 
Telephone Manufacturing Co. (1920), Ltd., Hollingsworth Works, 
Martell Road, West Dulwich, London, S.E. 21. 1134 


ANTED, several Armature Winders, used to A. 0. and D.C. work; 
Standard rate paid, plus 124%. None but first-class men 
Ladgate Hill, London. 


need apply.—6780, BLEOTRIOAL REVIEW, 4, 


ANTED, two Electricians, with steel works practioe preferred. 
— Write, stating qualifications, &c., to the Workington Iron 
and Steel Branch of the United Steel Companies, Ltd., Moss Bay, 
Workington. 1129 


APPOINTMENTS FILLED. 


Dissatisfaction having heen во often expressed that unsuccessful applicants are 
left in ignorance of the fact that tbe position applied for has been filled, may we 
suggest that advertisers notify us to that effect when they have arrived ata 
decision. We will then insert а notice free of charge under this heading. 


B 752 (Installation Inspector); Box 888; Box 643 (Two 
Assistant Electricians) ; Box 929 (Representative); Box 792 
(Laboratory Assistant). ö 


THE ELECTRICAL REVIEW SUPPLEMENT. 


^. SITUATIONS WANTED. 


Cheap prepaid Advertisements are Inserted under this heading at the rate 
ef One Penny Per Word (minimum 1s.). Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and ELECTRICAL. Rxvixw address count as seven words. 


.A. A. Electrical Engineer (28), 11 years’ experience in modern 
electric praotice, factory and works installations, showroom 
contracting апа commerciel experienoe, accustomed to handling 
men, desires position as Assistant Engineer in factory or contracting 
business, London district preferred. but not essential.— 3655, 
ELEOTRICAL REVIEW. 4, Ludgate Hill, London. 


.A.—An Electrical Engineer desires change, at present in oon- 

trol of electrical contracting business; first-class practical 

and technical experience in lighting, heating and power, good 

knowledge of lifts and country house installations, well up in estima- 

tiug, interviewing and supervising. Man with sound ideas and 

initiative. To a progressive firm would be a sound investment.— 
3628, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


M. I. E. E., A. M. I. Mech. E., Electrical Engineer (37) at present 


chief electrical engineer and manager of a large undertaking 
abroad, at liberty at the end of July, desires position at home. 
Design апа construction of turbines, generators, expert on traction 
equipment. Works organisation a speciality.—3564, ELEOTRICAL 
Review, 4, Ludgate Hill, London. 


M. I. E. E., ex-offloer Indian Army, had charge offices at home 

and abroad, five years central station, 15 years as óommer- 

cial sales engineer.—3648, ELECTRICAL REVIEW, 4, Ladgate Hill, 
London. 


GOOD all-round Electrician, also a very useful youth, wants 
job.—25. Victoria Street, Paddington. 3707 


DVERTISER (age 32), disengaged, willing to invest 250 as 
guarantee of ability, seeks berth in wholesale house as 
Storekeeper, Salesman, or any permanent position at a salary about 
£3 108. per week. 14 years’ wholesale experience.—8795, ELECTRI- 
CAL REVIEW, 4, Ludgate Hill, London. 


DVERTISER, fully-qualified electrical and mechanical engineer, 

seeks situation as Commercial Technical Engineer in office or 

works in the production of electric heating appliances.—1 190, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


DVERTISER requires situation as Sales Engineer or Repre- 
sentative. Excellent technical, practical and commercial 
training. University training.—S. G. Mundy, c/o Laing, 5, Bow- 
hill Terrace, Edinburgh. 3767 


DVERTISER seeks post Overseas; recently returned from 
Weat Africa ; late general managing chief engineer light and 
power company ; thorough practical knowledge steam, electricity 
and internal combustion engines and maintenance, good organiser, 
disciplinarian, British, fine physique, 28, married, one child, 44 
years Army, speak Portuguese, Spanish.—8., 26, Harbut Road, 
R.W.11. 3672 


DVERTISEB, 10 years' experienoe, electrical and mechanical, 
good knowledge of petrol and paraffin plants, technical train- 

ing, desires responsible position under engineer. Would take 
charge of estate lighting plant. Conscientious, energetic and 
capable. Excellent references; married.—F. R., Girtford Manor, 
Sandy, Beds. 3595 


DVERTISER (24), late В.Е. signals, experienced wirelees, all 
systems, X-ray (hospital), thoroughly used maintenance, 
telegraph апа telephone instrumenta, theoretical and practical, 
references good firms, 5 as Assistant, or one suitably 
progressive.—18, Aboyne , Tooting. 3533 


DVERTISER (29), with 14 years’ experience in oil and gas- 

driven plant, power and lighting, installation and mainten- 

ance, seeks position.—2, Calderon Place, North Kensington, London. 

e 3759 

MBITIOUS Young Man (24) requires situation as Wireman's 

Improver ; anxious to advance in practical installation work 

and to make use of technical knowledge gained by study; S. W. 
London.—3835, ELEOTRIGAL REVIEW, 4, Ludgate Hill, London. 


MBITIOUS youth (18) desires change, preferably electrical 
showroom. Two years assistant with wholesale electrical 
manufacturers. Good salesman, technical. — 3680, ELBOTRICAL 
REVIEW, 4, Ludgate Hill, London. 


Ах Electrical Mechanic wants engagement ; first-class supervisor, 
. charge hand. power, lighting, factory, maintenance, 33 years' 
experience.—G., 137, Sulgrave Road, Hammeramith, W. 6. 


3588 


N Electrician, 15 years’ experience, maintenance work.— 3810, 
ELROTRIOAL. REVIEW, 4. Lndgate Hill. London. 


NY Offer? Electrician, 36 (war disabled), has empty shop and 
store, 21 years’ experience, self, small salary and com., 
anything Electrical.—F.H., 57, Southover Street, Brighton. 3777 


‘A SSISTANT, electrical work, experienced (18), seeks situation, 
willing worker, reliable, good references.—H. Miller, 69, 
Netherwood Road, W. 14. 3834 


SSISTANT Electrician (21), wants work, experienced in oil 
driven plant, wiring and motors, &c.—23a, Basing Road, 
Notting Hill, W. 3779 


. 
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SITUATIONS V/ANTED.—Contnued. 


. shop Foreman, 20 years’ experience, electrical 
ve accessories, motors, dynamos, instruments. telephones, Ke. : 
large works experience.— 3818, ELKCTKICAL REVIEW, 4, Ludgate 
Hill, London. 


ШЕЕ Coat anl Waves E seeks re-engagement.— 3787, 
| ELFCTRIC AL REVIEW, 4, Ludgate Hill, London. 


(5 OMMERCIAL Engineer (10), sound technical knowledge, wate 
business experience, accustomed to control of men and staff 
organisation, and developiaent of sales, estimating and supervising 
contracts, desires appointment. -- 3551, ELECTRICAL REVIEW, 
4, Ludgate V: London. 


———— T€ = 


MOMPETENT Electrician. (32), experienced lighting, phones, 
bells. motors, country -house plants, running repairs, 
deaire8 berth, town or country.—-" Electrician," 33, Percy Street, 
Shrew bury. 3573 


AOMPETENT Plant Па in. experienced erecting and running 

b.. lighting and power pianta. accumulators, wiring. suction 
gas and oil engines, repaira ; technical experience ; maintenance 
berth preferred, -— 3700, EUCLZCEIRICAL Review, 4, Ludgate Hill, 
London. 


1 ЕМ‹ 'BILISED Oificer, 22 years lieutenant (electrical) R.N.V. R., 

10 years’ experience of cabie work with power companies and 
cable contractora, is open to accept post where live man is required. 
ros ELECTRICAL REVIEW, 4. Ludgate Hill, London. 


I DING En ngineær and Manager, with broad experience, 

Beeks a position of responsibility which requires extensive 
ability: motor coniro! equipments and ironclad switchgear.— 3735, 
ELECTRICAL Review, 1. Ludeate Fill, London. 


] ISCHARGED requires berth as switchboard attendant or 
similar о, ey E S. Grithn, 48, Carholme Road, 
Forest IIill. S E.: 37 57 


hn» TRICAL Кк. ОЧЕ А 12 years’ experience all- 
round work, country honae lighting, etc.—3729, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


ILO RI \L Engineer, demobilised, requires position of 
У responsibility with engineering firm in London district ; 
accustomed to control of contracts. power plants, consulting office 
experience, good organiser.—3736, ELECTRICAL REVIEW, 4, Ludgate 

Hill, London. 


|^LECTRICAL Engineer, experienced in earrying out town and 

4 village supply schemes with overhead and underground mains 
for lighting and power. Wiring, estimating and general manage- 
ment. South preferred,—3su7, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


4" LECTRICAU Engineer, experienced in hydro-electric, power 

and transmission schemes with an extensive knowledge of 
industrial work, is open to engagement. — 3537, ELECTRICAL 
REVIEW, 4, Ludrate Hill, London. 


( LECTRICATL Engineer of a large e'ectrically equipped brewery 
4 seeks berth.— 3517, ELECTHIOAL REVIEW, 4, Ludgate Hill, 
London. 


4 LECTRIOC. AL бөйөн (10) requirea appointment when organ- 

4 ising ability and business acumen really count. Previous 
exprience mainly in distribution work.—3556, ELEOTRIGAI. 
REVIEW, 4, Ludgate Hill, London. 


JU FRICIAN (age 39). dynamo sand motor repairs, TN 
y winding. А.С, and D.C., maintenance. mur netos ; small con- 
tractor preferred,—3^27, ELECTRICAL REV IEW, 1, Ludgate Hill, 
London. 


H LECTRICIAN (age 38 years]. 25 years’ experience, any system; 
4 also phones.— W. S., 15, TOU NOTER Street, Fulham. 3749 


AEO RIOI AN. all EGG (28). requires re: any distance. 
7 аа хуш a) Stepney Green Buildings, London, E. 1. 3844 


Ire LECTRIC IAN, charge (48), ks engagement, factories, main- 
A tenance or contractora installations, recent situation five 
yours: refe тепсез, - Ste. тр. 86, Black horze Lane E. 17. 3068 


1 TRICI АХ Becks c ployment. Yeara experience electro- 
lytic work (Oxy-IIydroven) production, also D.C, plant work, 

— 3773, NT. AL, Reviww, 4 lens Hill, Tandon. 

me EECTRÍCIAN seeks situation, EU ГЕ Е power.—3592 
d ELECTRICAL REVIEW, I. Ludgate НИШ, London. 


{ ALECTRIC TAN. who anticipates emigrating to New едат 
AA would like to petin touch with British firms with view to 
employment on „ша Wilitng to Rpecialise,-—2742, EXKOTRICAL 
DeVIEW, 1. Ludgsete 17.3, . ion. 


YLECTRICEAN (QWiraaao), vood workman, maintenance and 


installation work, &. C., .., power, licht, xc.—H. P., 84 
Ravensbourne Road. Catford. 5815 
Q UECTRICLAN, 15 years’ experience, anaes change, progressive 
ч position : 2 0 астен knowledzse:; trustworthy, present 
Bituntion sexen yours ; gool ctezenees,—3527, ELECTRICAL HEVIRW, 


4, Ludrate Hill, London, 


AI ECTRICLAN, 20 years’ experience all branches, take charge, 
P A. §., 119, James Lane, Leyton. 3853 


SITUATIONS WANTED.— Continued. 


LECTRICIAN, 20 years’ references; charge, maintenance, 
factory, hotel, car, requires light employment, handy bench, 
lathe,—H., 8, Milton Road, West Green, London, N. 15. 3588 


= — 


LECTRICIAN (30), married. Constructional or plant main- 
4 tenance.—20, Portsmouth Buildings, Webb Street, S.E. 1. 3848 


4 LECTRICIAN (32), 18 years’ provincial contractors’ experience, 

4 capable interviewing, estimating, installing, repairs, main- 
tenance, lighting, bells, 'phones speciality. desires change; coast 
town preferred: permanent, progressive situation]; goo references ; 
commence October.—3706, ELEOTRIOAL REVIEW, 4, Ludgate Hill, 
London. 


'LECTRICIAN (35), technical training, ‚20 years' experience, 

installation and maintenance work, А.С, and D.C., including 
two years’ steelworks experience, desires responsible position with 
firm of electrical manufacturers or contractors, to supervise work 
done, or, to act as expert in tracing and repairing faulte, on 
customers installations.—3788, ELEOTRIOAL REVIEW, 4, Ludgate 
Hill, London. 


‘| ALECTRICIAN- -Mechanio, practical: requires spare time employ- 

ment, віх hours daily. All branches. Specialty: Telephones. 
Excellent testimonials. West London.— 3829, ELEOTRIOAL REVIEW, 
4, Ludgate Н Hill, London. 


4 LECTRICIAN - Wireman, experienced, good all round, seeks 
y employment.—12, Replingham Road, Southfields, London. 
3712 


(| LECTRICIAN-Wireman seeks situation, experienced dynamos, 
4 motors (D.C), wiring and general maintenanoe. Good 
references.—Harris, 12, West Hill, Reading. 3722 


JUOD BER (32) married, B.Sc., A.M.I.C.E., A.M.I.E E., Westing- 
-4 house training, commercial, drawing office and consulting 
engineer experience, also several years on railway electrification, 
and used to handling men. Desires really responsible position, 
home or abroad, with consulting engineers, railway, manufacturing 
or industrial concern.—3539, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


X-Service man (21), smart, ambitious, energetio, desires pro- 

gressive situation with electrical engineering firm. 12 

months’ experience. Remuneration a secondary consideration.— 
3 3532, ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


{XPERIENCED Telegraph Instrument Maker and small tool 
class, wants a situation. — P., 9, Alberta Road, Enfield, 
Ио 3836 


Е XPERT Book-keeper (30) seeks permanent position. 12 years 
* practical experience ; good knowledge electrical accounts; 
capable taking charge complete set ledgers. Highest references.— 
Apply H., 85, Tollington Park, N. 4. 3651 


NOREMAN or Manager, thoroughly experienced in installation 
work of every description, capable estimator, flrst-class 
organiser ; take entire management of branch or department ; at 
present South Coast; а real live man. At liberty when suited. 
Married, age 43.—3820, ELEOTRIOAL REVIEW, 4, Ludgate Hill, 
London. 


4290 Wireman, disengaged (age 38), over 20 years’ experience 
in power and lighting, plant work.—Donnelly, 64, Wellesley 
Rada London, N.W. 1. 3850 


MPROVER, Wireman hare first-class, wants work. — 3781, 
. ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


UNIOR Draughtsman (22) seeks situation. Mechanical and 
ey some electrical experience.—L. J., 73a, Leverson Street, 
Streatham, S.W. 10. 3821 


UNIOR Shift Engineer, age 20, is desirous of change. Thorough 
e knowledge of 3-wire D.C. lighting and traction ; also some 
mains experience, Highest reference from present employers. 
Moderate salary required.—M. Blake, 5A, Gerston Place, Paignton, 
Devon. 3726 


AS (25), desires situation, wireman or improver.—Lockwood, 
39, « Avondale Square, Old Kent Road. 3833 


M [ET ER Reparei or Inspector desires change, with 16 years’ 

good practical experience on A.C., D.C. or prepayment meters : 
good reference; 38, single.—3846, ELEOTRIOAL REVIEW, 4, Ludgate 
Hill, London. 


FFICERS' Association (Employment Bureau), Lord Haig's 
scheme for helping the returned fighting men. Employers 

are asked to send details of vacancies to the Officers’ Association 
(Employment Bureau), 48, Grosvenor Square, W. 1. (near Bond 
Street Tube Station). Selected lists of young ex-officers with 
good records and high educational qualifications promptly supplied. 
7230 


pe -Room Foreman, disengaged, requires situation ; years’ 
experience, — 3855, ELEOTRICAL REVIEW, 4, Ludgate Hill, 


London. 


M _ c — — — . — Amm 


р" МР ой. Fireman. knowledge Siemens box pumps, 13 years’ 
ex perience, excellent references, —3770, ELECTRICAL REVIEW, 
4, Ludyate Hill, London. 
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SITUATIONS WANTED.—Continued. 


EQUIRED practical instruction in small Armature Winding. 
Private or shop. London district. — 3778, ELEOTRICAL 
REVIEW, 4, Ludgate Hill, London. can 


TOREKEEPER (28), 12 years experience, electrical trade, 
seeks responsible position.—3841, ELECTRIOAL REVIEW, 4, 
Ludgate Hill, London. 


PFF Clerk, accounts, costs, estimating, stenographer, 
experience with welding systems.—3626, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


R Engineer (35), with initiative, reliable, trust- 
} worthy, energetic, seeks improvement. Thoroughly qualified 
in central battery installations and all branches of Telephone 
Engineering. Present engaged controlling duct and cable laying, 
large English Towns. Oan handle large staffa to advantage. 
Medallist and Honoursman, City and Guild. Excellent references. 
—3803, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


T. unn. Excellent London connection, recently demobi- 

lised, seeks appointment. Accessories. illuminating, practical 
and theoretical knowledge.—Gasson, 4, Kirkwood Road, Chalk 
Farm, N.W. 1. 1157 


FCC ee ee ee ee ЖЕ 
W (competent), disengaged, all systems, lighting, 

heating, power, car lighting, magnetos.— Electrician,” 
28, Bol well Street, London. S.E. 11. 3607 


W disengaged, lighting, power, maintenance. F. J. S., 
20, Clarence Road, Tottenham. N. 3693 


IREMAN 7 Good all-round hand. Reliable mechanic.— 
Electrician,” 1, Crossley Terrace, Liverpool Road, N. 7. 
3842 


IREMAN, good all-round, requires re-engagement. Simplex 
casing, screw barrel. Good references.—T., Randall Lodge, 
Grand Drive, Raynes Park, S.W. 19. 3840 


MV TEEMAN, long experience, any distance.—"' Electrician." 
33D, Deacon Street. Walworth, S.E. 3694 


үү Ean, or as Charge Hand. Power, lighting, ‘phones ; 
good references.—W., 7, Warriner Mews, Battersea 3847 


Үү TEEMAN, pre-war experience (27); power, light and bells.— 
' Electrician,” 12, Winkfield Road, Wood Green, N. 3584 


Experienced all branches of the 


IREMAN seeks change. 
trade.—3822, ELECTRICAL REVIEW. 4. Ludgate Hill. London. 


W REMAN wants work, lighting or power, any system.—A. W. 
Payne, 45, St. Margaret's Avenue, Harringay, N. 15. 3756 


— 


X -RAYS, two years’ experience; good references.— Chester, 
Fern Bank, Florence Road, N. 4. 3633 


yours (18) requires situation, any capacity, with scope for 
improving knowledge. Good grasp of applications of elec- 
tricity. Two years’ practical experience.—C. Beilby, Cheddington, 
Tring. s 3647 
VOUT (18) requires situation, assistant switchboard or sub- 
station assistant.— Clifford, 169, Northcote Road, S.W, 11. 
3809 


OUTH (18), theoretical and practical electrical engineering, 
seeks situation.— A. O., c/o 61, Silver Street, Edmonton. 3630 


PARTNERSHIPS. 


Advertisements are inserted under this heading at 1s, 04, per line, 


UNIOR Partner required.—An exceptional opportunity for an 
ambitious young man to join a London firm of electrical 
engineers, knowledge of trade necessary, good salary and share Of 
profits. Capital about £500, principals only.—3831, ELEOTRIOAL 
BEVINW, 4, Ludgate Hill, London. 


PLENDID opportunity, Active Partner required with capital 

for extensions of established contracting business in London. 

—Reply, stating ability and capital at disposal, age, &c., 1199, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


AGENCIES. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


А TRAVELLING Electrical and Mechanical Engineer on Inspec- 

tions and Tests in the Provinces, would take up Agency on 
commission for specialities or manufactures of a reputed firm. 
Advertiser is well known to leading engineering firms.— 3780, 
ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


GENCIES for Belgium. Englishman, electrical and mechanical 
engineer, with first-rate connections, government mining, 
engineering and other industrial works and municipal councils, 
desires Agencies for electrical machinery, plant and cables, iron 
and steel products and mining plant. Only first-class firms con- 
sidered.— Conditions and full particulars 3843, ELECTRICAL REVIEW, 
4. Ludgate Hill. London. " 
IRST-Class Sole Agencies wanted for Newcastle and North-East 
Coast district by firm having extensive connection among 


collieries, shipyards and works, — 3806, ELECTRICAL REVIEW, 
4, Ladgate Hill, London. 


AGENCIES.— Continued. 


4 


M NCHESTER Firm of Electrical and Engineers Factors, with 
| warchouse accomodation, and good selling staff covering 
Lancashire and Cheshire. would entertain agencies for one or two 
Manufacturers of good standing.—1154, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


M ANUFACTURERS' Agent. carrying well-known speciality, 

is open to represent one other manufacturer on commission : 
Fittings, Glassware, Accessories, &c. First-class wholesale connec- 
tion Midlands, North, Scotlend.—3849, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


FOR SALE. 


BRAND NEW TURBO ALTERNATOR FOR SALE. 


( NE 500-kw. Reducing Pressüre Turbo-aiternator Set, com- 
Я plete with Surface Condensing Plant. 400/525. volts, 
3-phase, 50 cycle at 3,000 revs. The Turbine is designed to 
operate as a reducing turbine and to by-pass to a heating 
system 11,000 lb. of steam per hour at a pressure of 14 Ib. G., 
but same can be used as high pressure if required, Complete 
with motor-driven puinps and inter-connectin; pipes апа con- 
denser. 

| GENERATORS FOR IMMEDIATE Drrivi НҮ. 

One 500-kw., 400/500 volts, . C., compound wound, 900 
R.P.M., single bearing generator for direct coupling the engine. 

One 300-KW., 400/5090 volt, D.C., compound wound, inter- 
polar, 300 R.P.M. generator, single bearing machine for direct 
coupling. 

One 60-KW., 500/69) volt, р.с., shunt wound, inter-polar 
generator, 1,150 R.p.M., single bearing machine for direct 
coupling. 

1200, ELECTRICAL Review, 4, Ludgate TOI, London, E.C. 4. 


MACHINERY FOR SALE. 


NE Alley & 
coupled Lancashire Dynamo, 24) KW., 
470 R. P. M. (steam pressure 150 1Ь.). 

One Keighley Horizontal Gas Engine, direct coupled Cromp— 
ton Dynamo, 75 KW., 500 volts, D.C., 180 revs,, compound 
wound, 1916. With suction was plaut, cooling tank, fan, air 
compressor, &c. Magneto ignition. 

One Fielding & Platt Horizontal Tandem crank Gas En- 
gine, 180 B. H. P., direct coupled Crompton, 100 KW., 500 volts, 
D.C., 180 k. l. M., 6-pole generator, complete With gas plant, 
air compressor, &c. Magneto ignition. 

One Lieiding & Ра Gas Engine, 73 
Magneto ignition. 

Two ов Electric Warping Capstans, 23 m.r., 50% volts, 
1.600 revs., compound wound, with controllers, we. Winding 
diameter 24 in. Tension in rope about 40 tons. brand new, 

All above in first-class runnine order, 

MeWnuadri & Sons, 1лр., Wharf Street, Cardi. 


MelLelan Steam Cenerating Set, direct 
vi volts, 6 poles, 


IL Doll revs. 


1220 


MOTORS AND GEARS ACCESSORIES. 


1, 2. 4, 6. 8. 10, 15, 20. 25, 30, 40, 50 n.r, AC, 2 and 3-phase, 
25. 40. and 50 periode. 

Squirrel Cage and Slip Ring, 220 4140, and 500 volts. 

1. 3. 6. 7, 9, 10, 12, 15, 20, 25, 30, 40 U. b., D€, 220, 440, 
and 500 volts. 

Starter and Control Gears for the above, with automatie 
features and non-automatie, JP'wer Distribution Boards, 
Meters, Cable. 

Complete equipment. 

All new and in stock. 

Your inquiries please. 
prompt. 

Write, telephone, or wire, Bradford Street, Walsall; No. 512 
Walsall; Robust,“ Walsall. 

THe MECHANICAL AND ErrergicanL ENGINEERING Co., Robust 
Works, 62-3, Bradford Street, Walsall. 1197 


Our reply, specification, and prices 


ELECTRIC DTN AMS AND MOTORS. 


N ACHINES always available for Sale or Hire. 

2 ARMATURES and FIELD COLIS 
rewound or repaired without delay. 
MACDONALD, SYER X CO., Tan., 
205, Gray s Inn koad, М.С, 


"Phone: 


5773 Holborn. 8485 


BLACK MILD STEEL Hern ВАРЗ. 


600 tons for disposal in 51 In.. 5 in.. 4 n.. 42 in., 4i in., 
4 in., 3 in., 23 in., and 2 in. dinner. bull particulars on 
application. 


It is all new material which is stock rusty only. Very. low 
price for immediate clearance of substantial lots. 
Тноѕ. W. Warp, Lrop., Silvertown, Lendon, E. 10. 1165 


—— $C — —————Á—onen TT ED 


(Continucd on nert page.) 
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FOR SALE.—Ooniinued. 


-MACHINERY FOR SALE. 


Lister Dynamo. 50 volts, 23 amps., 1500 revs., £20 

G.E.C. Dynamo... T Ax 49. a 1D. 4 ЭШК, £15 

s uUa. see « T n. ЖАП 

Canada Westinghouse Dynamo 220 „ 34 „ 1150 „ £50 

Boothroyd Dynamo zee 160 „ 20 „ 1900 „ 225 
* 


MoToR-GENERATORS. 


«во! Fuller 8 .. 8 H.P., 200 volts, 90 per., 1 phase 
| ( Zone, Ltd. ... T — 150 „ 30amps. 1300 revs. 
240 Crypto 6 H.P., 105 „ 93 per.. 1 phase 

| — 200 „ 15 amps., 1740 revs, 


£35! Crypto -— eee — 150 „ 50 per., 1 phase 
i " ise - — 60 „ 26 amps., 1500 revs. 
£60! Broadbent ... Ski — 200 „ 100 per., 1 phase 
| iis — 100 , 35 amps, — 


.. 10 H. P., 105 „ 50 per., 1 phase 
» — 200 „ 30 amps., 1400 revs. 
£30! Brook 3 H.P., 100 „ 50 per. — 
(Langdon Davies ... — 110 „ 9 amps., 1420 revs. 
£40 Crypto 6 H.P., 105 „ 50 per., 1 phase 
b. 7 * Р — 100 „ 30 amps., 1400 revs, 
£40! Langdon Davies .. 6 H.P., 400 „ 50 per, 1 phase 
РА ^ vis — 100 „ 30 amps., 1400 revs. 
«100! Langdon Davies .. 10 H. P., 105 „ 100 per. — 
: ( А 5 к „ 25 amps., 1440 revs, 
220 | Brook ise .. 3 U.., 110 „ 50 per., 3 phase 


4100 ( Watson 


| Westinghouse wis — 70 „ 10 amps., 1300 revs. 
£35! Crypto T 5 H.P., 200 „ 50 per. — 
| 100 30 amps., 1450 reva. 


” see eee — TI 
Converter, Crypto, A.C., 105 v., 93 per.; D.C, 80 v., 5 amp... £15 
Motor, A c., Langdon Davies, 3 H. P., 120 v., 50 per., 1 phase, 

1440 rers. .., e - Eus 885 iss „ EI 
Polishiag Motor by Crompton, new, 220 v., D.C. 885 * £20 
10-KW. Generating Set, Gardner engine, Electromotor 

dynamo, 200 v., 50 amp. ... 955 26 m .. £150 


All machines are in gool condition. 
Motor generators can be split if desired. These are in London. 


Offers to MOSELEY ELECTRICAL CO., 
553, Moseley Road, Birmingham. 3791 


. FOR SALE. 


1 2,000 amps., 4 to 6 volts, 650 amps., excited 
from 230 volts, D.c. 
4-H.P., 900 v., 1,120 R.P.M., direct current. 
5-H. P., 460 v., 500 n.P.M., direct current. 
40-H.r., 440 v., 625 R.P.M., direct current. 
25-H.P., 460 v., 800 R. P. u., direct current. 
20-H. b., 460 v., 500, 1,000 R. P. M., direct current. 
5-H. P., 200/400 v., 50 p., 1,400 K. P. M., squirrel cage, single- 
phase. 
T-H.P., 200 v., 90 p., 1,400 n.P.M., squirrel cage, single-phase. 
13-H.P., 220 v., 50 p., 1,400 R. P. M., squirrel cage, siagle-phase. 
(1-H.P., 220/400 v., 50 p., 1,400 R. P. M., S.R., three-phase, 
10-н.р., 220/400 v., 50 p., 1,400 R. P. M., S.R., three-phase, 
12-H. P., 440 v., 50 p., 1,400 Kk. P. M., S.C., three-phase. 
15-f. p., 210 v., 50 p., 730 REM. single-phase, repulsion 
induction. 
, 74-Н.Р., 210 v., 50 p., 730 R. P. u., single-phase, repulsion 
induction. 
. Over 500 Motors from 1 to 40-H.P., А.С. and D.C., actually 
in our London warehouse. All machines sold by us carry 
the usual guarantee. 
Please write for particulars of your requirements. 
S. G. LEACH & CO., LTD. 
26-30, Artillery Lane, 
London, Е.С. 
Phone: 3840 London Wall (4 lines). 1210 


SWITCHGEAR FOR SALE. 


_ — 


ҮХАМО SWITCHBOARD, consisting of ammeter 0/250, 

2 Central reading ditto 0/150. 

Volt Meter 0/200, 7 in. Dials, regulating resistance, and 
various Switches, all mounted on fine white marble panel, 
about 7 ft. high, pipe framework, &c., as new. 

3U-H.P., 220 volt Igranic automatic Starter, and 3-H.P., 530 
volt E.C. and J. ditto. Hardlv used. 

25-H.P., 480 volt Brookhirst Starting Panel Pillar. 

THe VICTORIA ELECTRIC PLANT Co., 8-10, Spencer Street 
Westminster, S.W. 1. эш í 

Phone: Victoria 41224123. Grams: Vicminster, Sowest. 
London. 1079 


————— 
COPPER WIRES. 


I ARGE stocks of cotton and silk covered, in most standard 
4 sizes, now available ex stock. 


SHENTON & Co., 63-9, Shoe Lane, E.C. 4, 
"Phone: Museum 6837. 1192 
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FOR SALE.—Conliinued, 


ELECTRICAL PLANT FOR SALE. 


D.C. STEAM SETS AND TURBINES.” 


Ref, No. KW. Volts, Make. 
35 15 100 Browett. 
202 15 110 Willans-Siemens. 
82 100 110 Browett-G.E.C. 
301 250 220 Willans-Siemens. 
74 140 250 Belliss-W'house. 
212 190 500 Belliss-Holmes. 
224 230 500 Willans-Crompton. 
236 375 500 Willans-E. C. C. 
pr 125 480 Parsons. 
А.С. STEAM SETS AND TURRINES, 50 CYCLES."" 
Ref. No. KW. Volts. Make. 
5 75 460 Belliss-Mather 3$. 
204 300 2000 McLaren-E.C.C. 26. 
**80 300 2000 Parsons-E.C.C. 26. 
**84 350 3800 „ (low-pres. type.) 39. 
DYNAMOS, 
Ref. No. Kw, Volts. Speed. Make. 


225 11 100 1000 — 
121 50 110 720 E.C.C. 
205 30 200 750 — 
226 495 220 300 Peebles. 
208 235 240 300 Westinghouse. 
215 110 220 500 Lancashire Dynamo. 
265 150 230 350 Dick Kerr. 
208 235 240 300 Westinghouse. 
101 140 250 250 Vickers. 
252 25 280 1050 Verity. 

95 220 500 250 Phonix. 

97 510 500 270 E.C.C. 

20 200 550 350 G.E.C. 

65 370 550 550 Westinghouse. 


LIST SENT UPON REQUEST, GIVING DETAILS OF AVAILABLE 
PLANT, VIZ, MOTORS, TRANSFORMERS, ETC., ЕТС. 
BRITISH CENTRAL ELECTRICAL CO., LTD., 


6 and 8, Rosebery Avenue, 
London, E.C. 1. | 1236 


NEW MOTORS. 


Delivery from Stock at Makers’ Prices. 


SINGLE PHASE, 50 PERIODs, 100/200 v. 

Three j-u.r. Century, 1,460 R. P. u., two 1-H.r. Century, 1,460 
R.P.M.; two l-H.P. Century, 1,460 R.P.M.; ten l-H.r. Brook, 
1,460 R. P. M.; four 14-н.р. Brook, 1,440 R. P. M.; one 2H. p. Cen- 
tury, 1,460 R. P. M.; two 2-H. P. Brook, 1,440 k. P. M.; one 2-H. p. 
Brook, 940 R. P..; one 3-H. P. Brook, 1,440 R. P. M.; four 3-H. p. 
Brook, 940 k. P. M.; two 4-H. P. Brook, 1,440 R. P. AI. 


Two PnuasE, 50 PERIODS, 200 v. 
One 2-н.р. Parkinson, 1,000 R. p. M. 


THREE PHASE, 50 PERIODS, 440 v. 

Five 5-н.р. Parkinson, 940 m.P.M.; two 7{-н.р. Parkinson, 
940 R.P.M.; one 73-H.P. Parkinson, 1,140 K. P. M.; two l9-H.r. 
Parkinson, 940 R. P. M. ; 

Direct Current, 500 v 

Two 74-H.r. Siemens, 1,350 R. p. M. > 
SECOND HAND Motors 1n Stock. 200/230 v. DIRECT CURRENT. 

One 3-H. P., 500 R. P. M.; one 5-н.р., 1,000 R. P. M.; one 10-H. p., 
880 R. P. M.; one 21-H. P., 800 R. P. Il. 

SINGLE PHASE, 50 PERIODS, 100/200 v. 

One 1-H.P., 1,460 R.P.M.; one i-H.P., 940 n.P.M.; one 2H. P. 
2,800 R. P. .; one 3-H.P., 940 k. P. M.; one 10-H.p., 940 k. l. M., slip 
ring. 

DinECT CURRENT, 100/110 v. 

One 6-H. p., 770 R. P. M.; one 2H. P., 1,550 R. P. M. 


MIDLAND Dynamo Co., 64, Belgrave Gate, Leicester. 1194 
— .————————--—-—-—-—- ———-—-—Є—Є—--- 
ELECTRIC LIGHTING ACCESSORIES. 


Special lines in stock offered at Low Prices, 

12,000 S.C. Cord-grip Holders (solid ring). 

5,000 S.C. 4 in. Holders (solid ring). 

1,500 S.C. § in. Holders (solid ring). 

3,000 S.C. Cord-grip Holders (heavy English). 

1,000 S.C. Cord-grip Holders (heavy Englisn) (best). 

3,000 S.C. Min. Batten Holders (S.B.C.), (heavy cast back- 
plates). : 

3,000 S.C. c/g Key Switch Holders. 

Immediate delivery, subject to being unsold. 


THE NEWMAN ELECTRICAL Co., 64, Newman Street, London, 
W. I. Telephone: Museum 2039. Telegrams: ‘“ Nulecspli, 
Ox, London." 1112 
— 

(Continued on next page.) 
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FOR SALE.— Continued. 


D.C. MOTORS AND DYNAMOS IN STOCK. 


NEW AND BECOND-HAND. 


No, in Stock. H.P, Volts. Speed. Make. 
3 1 100 2000 Vickers. 
1 21 100 1400 . Union. 
1 3 100 1900 Union. 
9 5 100 1200 Brown, Boveri. 
3 5 100 1200 City Electric Co. 
1 74 100 1020 Blackburn Starling. 
3 1 220) 1700 Siemens. 
1 1 220 2700 Aston. 
14 2 220 1400 Mawdsley. 
1 9 240 1210 Siemens. 
1 24 200 550 . Rhodes. 
1 3 250 1400 Electrical Eng. Co. 
1 3 200 850 Cutting. 
1 3 220 1000/1500 Westinghouse 
2 3 220 950 Siemens. 
2 4 220 1500 Brown, Boveri. 
1 b 200 2000 Lahmeyer 
1 b 200 1600 Continental. 
1 7% 220 1050 Morris Hawkins 
1 15 990) 900 Aston. 
4 2 480/530 1760 B.T.H 
8 23 480/530 1400 B.T.H 
1 3 530 1100 Cutting. 
1 3 480 1900 Lundell. 
1 4 500 650/1000 Adnil. 
3 5 440 1400 Siemens. 
5 5 500 1000 Siemens. 
9 7 460 1000 Flather. 
6 11 440 920) Phoenix. 
1 15 440 1080 Cutting. 
2 20 440 820 Siemens. 
3 20 500 820) Siemens. 
1 30 460 800 Flather. 
1 50) 460 600 Parker. 
1 50 400/480 600 Westinghouse. 


Also а number of Dynamos 100 volts, 10, 90, 30, 40 & 50 amps. 

THE VICTORIA ELECTRIC PLANT Co., Spenser Street, West- 
minster, S. W. I. Phone: Victoria 41224123. Grams: Vic- 
minster, Sowest, London. 1080 


NEW AND SECOND-HAND MOTORS FOR SALE. 


H.P. Voltage. R.P.M Type. Maker. Starter. 
54 110 D.C. 700 com. wound E.C.C. Yes. 
51 110 D.C. 700 ii Newtons. 5 
84 110 D.C. 700 " E.C.C. " 
74 110 p.c. 750 10 E. C. C. 5 
54 110 p.c. 700 i E.C.C. 


Controller and 


20 110 p.c. 350/700 series wound  Veritys. control panel. 
20 220 p. C. 350/700 " ” " 
20 220 P. C. 350/700 8 Laurenoe Scott. 9 
20 220 р.с. 500 com, wound Brush Co. 1 
35 220 P., C. 400/1200 10 Laurence Scott. 1 
94 110 Dc. direct-coupled to 16“ blower, complete with starter. 
Appl 


ply— 
THE MIDDLESEX CHEMICAL CO. (1917), LTD., 
304, West Ferry Road, 
Millwall E. 14. 890 


TRANSFORMERS, MOTORS FOR SALE. 


One 250-R.v.4. Transformer, 6,000/400 volts, 3-phase, 50 
period, by the B.E.T. Co. | 

Two 40-K.v.A. Transformers, 
period, by the B.E.T. Co. 

One 20-H.p. Westinghouse, slip ring, 220 volts, 3-phase, 50 
period Motor and Starting Gear. 

Three 18-H.p. Westinghouse, D.C., 440 volts, 210/630 k. P. v. 
Motor and Starting Gear. 

One 38-kw., B. T. H. Co., D.C., 
Dynamo or Motor. 

Six 14-н.р., G. E. Co., D.e., 22) volt, Shunt Motors and 
Starters, new. 

Number of other Motors and Dynamos, various voltages, 
&c. Send for Last. 


THE Min. AND CovcNTIESs El TRI AI. Co., 136, Sandon Road, 
Birmingham. 1155 


400/110 volts, 3-phase, 25 


110 volt, Comp. Inter. 


FOR IMMEDIATE DISPOSAL. 


T WO Compound-wound Motors, 440 volts, 150 B. EH. P., 500 


R.P.M., complete with starting panels. 

One 200-kw. shunt or compound wound Generator, 400/440 
volts, 300 в.р.м., 2 bearings.  . 

D.C. Motors in stock: 1, 9, and 3 H. p., 200/240 volts; 5. 61, 
74, 8, 10, 15, 20, 25, 30, 40, and 50-н.р. Motors, 400/480 volts, 
complete with Pulleys, Rails, and Starters. Siemens and 
B. OC. O. makes. 


” 


B. O’Brizn & Co., 66, Mosley Street, Manchester. 777 
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FOR SALE.— Continued. 


MACHINERY FOR SALE. 


TUORBO-GENERATORS, D.C. AND А.О. 

One 1,000-Kw. B. T. H., 440 volts, 50 period, three-phase, 
with condensing plant complete. 

One 1,000-kw. Willans-Parsons-E.C.C., 6,600 volts or 3,300 
volts, 50 period, three-phase, with surface condensing plant 
complete. 

One 800-kw. mixed-pressure Turbo-Alternator, by Machin- 
enfabrik Oerlikon, 6,600 volts, 50-period, 3-phase, with surface 
condensing plant, by Messrs. Allen, of Bedford. 

One 500 Kw. Parsons, 460/530 volts, D.C., with condenser. 


GENFRATING SETS, D.C. 

One 300-Kw. Paxman-E.C.C., 460/580 volt. 

One 250-KW. Belliss-G.E.C., 220/930 volt. 

One 100-kw. Belliss-Crompton, 110 volts. 

One 90-kw. Belliss-Mather & Platt, 460/510 volts. 

Two 1-Kw., 110 volt, Robey-Electromotors, Ltd. 

Switchboard (brand new) for 460/550 volt D.C., by B.T.H. 
Co., 33 ft. long, all complete with latest type instruments. 
Cost £1,800. All packed in 21 cases ready to despatch. · Price 
£950 f.o.r. 

Motors, 440 VOLT D.C. 

One new 15-н.р., 1,000 revs., and one ditto, 750 revs., and 
one 10-H. P., 1,000 revs., all Shunt Interpole, semi-enclosed 
machines, inverted type, for fixing on & ceiling. Makers: 
Newton & Co. Complete with new Starters and Slide Rails. 

One 8-н.р., McClure & Whitfield, with Starter and Rails, 
1,080 revs. 

Motors, 220 VOLT D.C. 

Three 50-н.р., 375 revs., three 94-H.P., 720 revs., and one 
95-H.P., 740 revs., all by Lancashire Dynamo Co., semi-enclosed 
Shunt Interpole, with Brookhurst Starters and Slide Rails. 

Two 50-н.р., 560 revs., and six 30-н.р., 575 revs., compound 
wound, by Siemens Bros., with Starters and Rails. 

One 25-H. P. Mather & Platt, 1,000 revs., with Starter and 
Rails. 

Two 8-н.Р. Mawdesley, 1,600 revs., with Starter and Rails. 

Seven 6-H.P., four 10, and one 12-H.p. Clarke & Chapman 
Massive Bi-polar totallv-enclosed Machines, suitable for work- 
ing in a dusty atmosphere, speed 750/800 revs., with Starters 
and Rails. 

Morons, 110 уот D.c. 

Four new 1, 5-H.P. Westinghouse, 1,700 revs. vo" 

All the above motors are open to any inspection, and ready 
for immediate despatch. 


Apply FRANK GILMAN, 9, Westfield Road, Birmingham. 


Telephone No.: 


Telegraphic Address: ] 
1081 Edgbaston. 2128 


“ Rotherwood, Birmingham.“ 


COUNTY BOROUGH OF WIGAN. 


HE ELECTRICITY COMMITTEE invite offers for one 

Willans High Speed Compound Engine, 3 S. Size, com- 

plete with Korting Ejector Condenser, direct coupled, Dick, 

Kerr & Co. generator, 560 volts, 760 amps., 300 n.P.M., and the 
following spares :— 

18 valve and gland rings. 

2 L.P. Piston Rings. - 

о н.р. Piston Rings. 

l set of Mains Bearing Bushes. 

1 Eccentric Strap. 

This set can be seen by arrangement, and further par- 
ticulars obtained on application to R. Owen, Borough Elec- 
trical Engineer, Bradford Place, Wigan. 

Sealed tenders, endorsed ‘‘ High Speed Compound Engine," 


to be delivered to me. 
WILLIAM HENRY TYRER, 
Town Clerk. 
Town Clerk’s Office, 
Wigan. 
June, 1920. i 1110 
K ñ„%¹ö — . — 
DIRECT CURRENT MOTORS FOR SALE. 


` Variable Speed Type, with Brookhirst Control Panels. 


Three 74H.P. 220 volt 460/900 revs, В.Т.Н. £128 
Eight 124 „ 440 „ 500/1000 „ Crompton £145 
Three 16 „ 240 ,, 400/1200 ,, Peebles £155 
Seven 16 „, 240 „ 400/200 „ Lancashire £160 
Five 18 „ 440 „ 210/630 „ Westinghouse £228 
Two 20 , 440 „ 310/930 „ Lancashire £210 
Three 24 „ 440 „ 400/1000 „ Lancashire £210 
Two 25 „ 250 „ 200/600 „ Lancashire £240 
Two 34 ,, 250 „ 200/600 _, Lancashire £295 


THE PH@NIX ELECTRICAL CO, LTD, 
32/36, Broomielaw, Glasgow. 820 


n——À ...... 
| (Continued on покі page.) 
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NEW AND SECOND-HAND MOTORS IN STOCK. 


No. H.P, Мотя. PHasr, CYCLES. К.Р.М. 
1 14 440 3 25 sas Squirrel cage. 
1 3 200 2 50 950 " 
1 5 190 3 50 . 710 " 
1 5 500 3 26 720) » 
1 5 200 2 50 1440 Slipring. 
1 Б 200 2 Б0 955 5 
1 73 440 3 25 100 "ш 
1 74 440 3 25 700 Squirrel cage. 
1 10 440 8 25 720 3 
1 15 500 3 25 720 2 
1 15 200 2 50 975 Slipring. 
1 20 500 3 25 720 Squirrel cage. 
1 26 440 8 25 716 РА 
1 27} 440 3 25 715 " 
1 274 440 3 50 475 » 
1 30 500 3 25 - 720 " 
1 100 500 3 25 720 Slipring 
64 14 110 D.C. ee 1700 
1 2 440 а ... 1000 
2 2 440 5 .. 1400 
1 2 220 " .. 1300 
1 2 220 Е .. 1200 
1 3 220 Е ee 1200 
1 4 220 5 Kos 850 
1 4 440 үз . . 1070 
1 5 220 " 4. 1000 
l 5 440 - . 1050 
2 5 220 А 1000 
1 5 220 10 1050 
1 61 440 ai % 1160 
1 74 440 1000 
1 9 440 s ee 1000 
1 13 440 " 1000 
4 14 220 á wee 960 
1 15 220 a 5% 650 
1 20 440 - 9955 700 
1 20 220 м ыз» 525 
1 50 220 - sie 450 
1 52 230 800 


3 Dynamos, 100/140 volt, 35 amp., 850 R.. u. 


Also other machines for short delivery, and large quantities of 
Switchgear and Accessories. 


TOFIELD & ROBINSON, LTD., 
165, Edmund Street, Birmingham. 3816 


ELECTRIC MOTORS FOR SALE. 


WO 50-н.Р., 240 volts, 625 revs., revs., shunt, . with 
starters (make good generators), 4 pol e. 
One 40-H.P. ditto, 700 revs., 240 volte, with starter. 
One 8-н.р., 240 volts, 1,050 revs., 4 pole, shunt. 
One 85-н. P., 240 volta, 500 revs., shunt, Westinghouse. 
Three 10-н. P., 940 volts, 495 reva., series encl „B. T. H. 
One 6-H. p., 460 volts, 1,395 revs., shunt, 4 pole, 'new. 
One 30-n.P., 400 volts, 800 revs., shunt, 4 le, new. 
One 4 and 4}-E.P., 2 ph., 900 volts, 50 cycles ‚ alip ring. 
One 5-H.P., 440 volts, 9 ph., 25 cycles, equirrel cage. 
Three 7}-H. P., 440 volta, 3 ph., 90 cycles, squirrel cage. 
Two 15-H. p., 990 volts, 1 ‚500 revs., compound multipole. 
One 11-н.р., 3 ph., 440 volts, 50 cycles, squirrel cage, new. 
Battery new storage cells (54), 190 amp.-hr., 10 hr. rate. 
Converter, 460 volts D.c., to 60 volts 40 amps 
Number of other А.С. and D.C. Motors, ро Alternators, 
and Generating Plant. List free. 

EpwaRD Binns, 5, Osborne Terrace, Gosforth, Newcastle. 
Telegrams: ‘‘ Phase, Newcastle.” 3824 


NEW SWITCHGEAR FOR SALE. 


12 н.т., 350 amp. Isolating Switches in C.I. cases. 
Two 250 amp. D.P. switches in O.I. cases. 
Two 250 amp D.P. Porcelain Handle Fuses in C.I. cases. 
Two Motor Starting Switches, for 7-H.». Motors. 
One Switchboard 18 ft. by 7 ft., containing :— 
54 S.P. Switches. 
B.T.W. 


2 Continuous Current Meters, 
1 Kelvin Ampere Gauger. 
2 Kelvin Voltmeters, 0-160. 
6 Ammeters, 300-600 amp. 
1 р.р, Change Over Switch. 
6 Field Regulators. 
6 Automatic Cut-outs. 
THE MIDDLESEX CHEMICAL Co. 
Ferry Road, Millwall, E. 14. 


NEW THREE-PHASE MOTORS FOR SALE. 


IMMEDIATE DELIVERY. 

200/220 and 380/440 volts, 50 cycles. 
2 10, 15, 40, and 65-H. P. at 750 revs., slip ri 

10, 15, JI, and 50-KH. F. at 1,000 revs., slip ring. 
12.5, 15, 90, 30, 40, GU-H.P. at 1,500 revs., slip ring. 
0. 15, 1. д5, 1.5-н.р. at 1 „000 revs., squirrel cage. 
3 and 5-H.P. at 1,500 revs. , squirrel cage. 
0.5, 1.0, 1.5, 2, and 4-H.P. at 3.000 reve., squirrel cage. 


CHANTRILL & Co., 35, Finsbury Square, E.C. 2. 


(1917), Lrp., 304, West 
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FOR SA LE. — Continued. 


NEW D.C. MOTORS FOR SALE. 


Two 54 H.P 440 volts. 710 R. P. M. Interpole. 
One 40 „ 480 „ 410 „ Six- pole. 
Three 10 „ 440 „ 740 „ Interpole. 
Two 35 5„ 480 „ 870 „ Shunt E.V. 
One 35 „ 4410 „ 770 „ Shunt EV. 
Four 30 „ 440 „ 750 „ Interpole. 
One 30 „ 440 „ 830/1100 „ Interpole. 
One 24 5„ 440 „ 760 „ Shunt E. V. 
One 22: 2 440 „ 630/100 „ Interpole. 
Six 20 „, 440 „ 820 „ Interpole. 
One 16) „ 440 „ 650/1100 „ Interpole. 
One 151 „ 420 „. 1020 „ Shunt E. V. 
Two 121 „ 480 „ 1040 „ Shunt E. v. 
One 112 3 440 „ 1000 „ Interpole. 
Two 10 „ 440 „ 870 „ Shunt. 
Two 74, 440 „ 1000 „ Interpole. 
One 6 „ 480 „ 1000 „ Shunt E. V. 
Four OF s. 440 „ 1160 „ Shunt. 
Two 54 „ 480 „ 1100 „ Shunt E. V. 
One 9. сй 440 „ 1800 „ Interpole. 
One 65 KW. 220 460 Compound, 


Interpole, Bedplate, Three Bearings, B.T.H. 
Run three years. Equal to new. 


All the above machines can be inspected at our Works. 
C. L. TURNER, 49, DEANSGATE, MANCHESTER, 


Telephone 1603 City. 1205 


R. H. LONGBOTHAM 4 CO., LTD., 
41, Station Road, Doncaster ; 
and at Milburn House, Newcastle-on-Tyne. 


Tel dun Doncaster. Telegrams : 
867 Newoastle. “ Machinery, Doncaster.” 


FOR SALE. 
One Babcock & Wilcox Water Tube Boiler, capacity 3,454 
etokere. 


eq. ft., without superheater, but with chain grate 


Two Lighting Sete, 30-xw. bipolar Dynamos, by Е.С. Oo., 
250 volte, 120 amps. 


One Surface Condenser, ity 420 eq. ft. cooling surface, 
having solid drawn brass tabes. complete with Air and Oir- 
culating Pumps. 


Four Rotary Mining Drills, 4 E. p., 440 volte p.c. 


One Hopkineon Coal Cutter, with B-. Pp. Motor, 450 volts, 
D.C., complete with Jib and Crane. 6311 


MOTORS FRGM STOCK. 


АП Brand New and Complete with Pulley and Rails. 


No. H.P Description. Price. 
2 1 Shunt D.C., 230 v, 1500 R. P. M. £22 158. 
4 4 5 „ 1200 „ £19 
2 } ‘3 „ 1350 „ £18 10s. 
3 $ " „ 2000 , E17 128. 
1 1 А „ 1800 „ 222 
1 2 "i 1800 „ £30 
1 3 5 400/00 v., 1150 „ 451 108. 
2 5 уз 1100 £61 5s. 
2 10 3-phase squirrel, 400/500 v., 930 R. f. M. 470 


F. J. SHENTON & Oo, Ltd., 
68/9, Shoe Lane, E C. 4. 
"Phones : Holborn 696 and Museum 6837. 


1191 


BABCOCK & WILCOX BOILERS. 


Z 
ENDERS are invited for the Removal and Purchase of 
two Babcock & Wilcox Steam Boilers, with all mount- 
ings end fittings, feed pumps, mechanical stokers, and forced 
draught electric fan equipment, together with their brickwork 
eettings. Evaporation of each boiler approximately 6,000 lb. 
steam per hour at 100 lb. 


For full particulars reply Box 35, c/o MATHER & CROWTHER, 
Irp., 10, New Bridge Street, E.C. 4. 1137 


(Continued on next page.) 
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FOR SALE.— Continued. FOR SALE.— Continued. 


CITY CF LINCCLN. 
Blectricity Department. 


HE.CORPORATION are prepared to receive lenders for 
the purchase of two 50-kilowatt b.c. Generating Sets, 
consisting of Laurence-Scott bipolar generators, 460/510 
volts, direct coupled to G.G. Willans-Robinson Condens- 
ing Engines, running at 460 revolutions, operated by steam 
gat 195 lb. per square inch pressure. The Condensers are of 
the Ledward Ejector type. There is a spare armature for the 
n A Gwynne'centrifugal pump driven by a volt 
urence-Scott D.c. Motor is also included in the sale. 
Sealed Tenders, properly endorsed, must be delivered to 
the Office of the Town Clerk not later than SATURDAY, JULY 


10th, 1920. 
(Signed) STANLEY CLEGG, 
City Electrical Engineer. 


HUDSON'S ELECTRICAL ENGINEERING CO., LTD. 
7 апа 8, Prudential Buildings, Park Row, Leeds. 


"Phone : Telegrams : 
22792. Alternate and Boaz Leeds. 


см 


SINGLE, Two, AND THREE-PHASE MOTOBS. 
SEOOND-HAND. · | 


Two nearly new 90-н.р:, 2-phase, squirrel-cage Motors, 200 
volts, 50 cycles, 500 revs., by Е.С. Co., Ltd., complete with 
pulley, rails, and auto transformer etarters. i 

One nearly new 25-H.P., single-phase, squirrel-cage Motor, 
by T. Harding Churton, 400 volts, 60 cycles, 900 revsa., com- 
plete with pulley, raile, and starters. 

One nearly new 20-H.P., single-phase, equirrel-cage motor, 
by Ingleby, Ltd., 400 volts, 50 cycles, 960 revs., complete 
with pulley, rails, and starter. ` 

Naw. 


One brand new Sturtevant 24 in. Porthole Fan, 3-phase, 
400 volte, 50 cycles, 660 revs. £25. 

One new 30-m.P., 2-phase, squirrel-cage Motor, 200 volte, 
50 cycles, 1,400 revs., complete with pulley, rails, and series 


Electricity Works, 
Breyford Side North, Lincoln. 
June 98th, 1990. 1177 


FOR SALE. 


Two 2-n.P., 440 volt., D.C., Cranerated Motors. 

6,000 110-volt, 8-с.р., Tubular Carbon Lamps, S.B.S. 

2,000 8-volt, 8-0.р., Metallic Filament round pipless, S. .S. 
Osram and Ediswan Lamps. 

2,000 8-volt, 8-0.р., Metallic Filament, tubular S.E.S. Mazda 


pe. 
One 10-н.р., 110-volt, 50-period, eingle-phase Brook Motor. 
Three 80 by 10 Ге Паш Millers. 
One 6-in. Slotting ine. 
Nine 6-in. to 7-in. . S. and В.О. Precision Lathes. 
One 926-in. by 8 in. Universal Miller. 
One I6-in. Stroke Shaping Machine. 


Apply SPRINGVALE ENGINEERING WORKS, 
Blythe Road, West Kensington, W. 14. 6665 


Six l-H.P., 900 volte, 50 cycles, 1,400 revs., single-phase, 
complete with pulley, rails, and starters. 

One 6-H.P., 110 volte, 50 cycles, 1,100 revs., single-phase, 
com plete with pulley, raile, and etarter. 

Four 2-H.P., single-phaee Motors, 200 volte, 50 cycles, 1,400 
revs., complete, all ag above. | 

Four 4ij-H.P., 2-phase Motors, squirrel-cage type, 200 volte, 
50 cycles, 1,400 revs., complete, all as above. | 

Two 10-н.р., 3-phase, squirrel-cage motors, 200 volts, 50 
cycles, 1,400 revs, complete, all as above. 

Four 12-H.P., 2-phase, equirrel-cage Motors, 200 volts, 60 
cycles, 1,400 revs., complete, all as above. 

Fur 4i-H.P., 3-phase, squirrel-cage Motors, 440 volte, 50 
cycles, 1,400 reve., complete, all as above. 

Four 44-н.р., 3-phaee, squirrel-cage Motors, 400 volts, 60 
cycles, 1,400 reve., complete, all as above. | 

Two new 60-Н.Р., 3-phaee, alip-ring Motors, 94 amps., 346 
volts, 50 cycles, 720 revs., by Rhodes Motors, Ltd., complete. 

One 12-н.р., 3-phase, squirrel- cage Motor, 400 volts, 50 cycles, 

revs., complete with pulley, rails, and starter. 

One 15-B.P., 3-phage, squirrel-cage Motor, 400 volts, 50 cycles, 

1,400 revs., complete, ail as above. 


Druor ConRRENT MOTORS. 
NBW. 


Three 40-н.р., D.C. Motors, 460 volts, 1,000 revs., shunt, 4 
pole, with interpoles, complete with pulley, elide rails, and 
etarting panel. 

Four nearly new 16-н.р., p.c. Motors, 200/290 volts, 1,500/ 
1,900 revs., ehunt, 4 pole, and interpole, enclosed ventilated 
type, complete with pulley, slide rails, and double automatic 
semi-enclosed starters. £1235 each. 

Four new ӧ-н.р. Motors, 460/500 volts, 1,400 revs., chunt 
interpolee, complete with pulley, slide rails, and starters. 

Tenders wanted for the following steam generating sets, 
which will be loaded free on rail to buyer :— 

One 200-xw. Brush Engineering Co., 600 volts, 190 lb. 
steam, 250 revs., 4 pole, compound wound generator. 

One 60-kw. Generating Set, Reavell-Newton patent, com- 
pound engine, 120 lb. steam, generator 60-kw., 500 volts. 


The above new Motors are what we have continually in 
progres of manufacture, and same are sold as fast as com- 
pleted. 


‚ An assortment of eecond-hand Dynamos and Motors always 
їп stock. Upwards of £30,000 worth always in hand. 
ENGINE. | 
600-ї1.н.Р. Willans Patent Triple Expansion Engine, totally 
enclosed type, 160/200 lb. steam, equal to new. Would make 
ideal engine for mill or works drive. £300. 
All guaranteed one year. | 
HupsoN's ELECTRICAL ENGINEERING Co., Ітр., 7 and Z, 
Prudential Buildings, Park Row, Leeds. 
Telephone: 22792. Telegrams: Alternate, Leeds. 9830 


| STEAM-DRIVEN SET. 
BLLISS & MORCOM, Vert., Twin, Compound H.8. En- 
$0 :— 


gine, 160 Ib., pressure, coupled 
SO-Kw., 440 v., D.0., G. E. O. Compound wound Generator, 
modern Set, good as new. 
Lancashire Boiler, 24 ft. by 7 ft. by 160 Ib., with all fittings. 
Meldrum furnace, Hotchkisg circulator. 
Oarruthers Feed Pump. Wier Feed Pump. 
АП pipes, steam traps, &c., complete. 
Switchboard, and cables for above. 
. The whole installation complete, and highly emitable fer 
eupplying works with power and light. 


Apply,.RicHARDS, TURPIN (MINERALS), IAD., Swansea. 676 


MOTORS IN STOCK. 


Sale or Hire. 


.10 н.р. Siemens, 500 volts; 10 н.р. Siemens, 220 volte; 
71 н.р. G.E.C., 440 volts; 7 н.р. Electromotors, 480 volts; 64 
H.P. Siemens, 500 volts; 5 н.р. Hurst, 440 volts; 5 E. P. 
Siemens, 440 volta; 5 н.р. Siemens, 220 volts; 6 н.р. Higgs, 
230 volts; 5 н.р. Cutting, 230 volts; 5 н.р. A.E.G., 200 volts; 
21 н.р. Newton, 440 volts; З н.р. " S" type, 220 volts; 2 Н.Р. 
Higgs, 500 volts; 2 н.р. “S” type, 480 volts; 2 н.р. Cutting, 
480 volts; 2 н.р. Higgs, 400 volts; 1 н.р. Crompton, 220 volts; 
and many smaller. Also А.С. Motors. 


B. P. ALLAM & Co., 107, Gray'a Inn Road, W.C.1. Museum 
674. Epaltricale London." 8441 


FOR SALE. 


ALTERNATOR. 

One 150 Kw., 3-phase, 460 volts, 50 cycles new Alternator, 
complete with direct-coupled exciter, and arranged for belt or 
rope drive, speed 428 R.P.M. Quick delivery. 

D.C. GENERATORS. 

One 125 Kw., 220 volt, shunt wound p.c. Generator, 490 
R.P.M., with massive bedplate and three pedestal bearings, 
new condition. 

.. One 77 Kw., 500/600 volts, shunt wound interpole p.c. 

Generator, 700 m.P.M., with pedestal bearings, belt pulley, 
having cast-iron bedplate and slide rails. 

А.С. and D.c. Motors always in stock. 

Inquiries invited. 
HaLWAINS, LTD., 44a, Bolton Street, Bury. 

Telegrams: Generator. Telephone: Bury 681. 5 


MOTCRS FOR SALE. 


A ШЕЕ of New and Second-hand Motors for immediate 
sale. 
Motors and Dynamos rewound and repaired without delay, 
А.С. and D.C. 
DuMBBiLL, 60, Queen's Road, Battersea, London, S.W. 8. 


FOR SALE. 


100-volt, 100-amp., compound interpole protected Dynamo 
with spare armature. 

Plating Dynamo, 6 volts, 340 amps., by Scott & Mountain, 
Drummond & Co., Middlesbrough. 

50-н.р. 440-volt, 3-phase, 40-cycle Bruce Peebles Motor, 760 
revs., with Ellison starter. 

15 and 23 н.р. 220 volts, compound interpole Motors, by 
Boothroyd, 1,500/1,900 revs., with Brookhirst panels, 3 and 7 
B.P.H. gas engines, installed July, 1919, Nationa] and Campbell 
respectively. 

DRUMMOND & Oo., Middlesbrough. 821 . 


(Continued on next page.) 
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FOR SALE.—Continued. 


FOR SALE. 


Ob 6 in. Centrifugal Pump, by Pulsometer, direct coupled 
to 10-H.P., 440 volt, D.C. Motor, 584 gall. per min. against 
20 ft. head. 4125. 

One 10-kw., 125 volt, 920 R. P. u., shunt wound, ventilated 
type Generator, complete with Pulley and Shunt Regulator, 
by Newtons. £90 

One 12H. P., 220 volt, 1.050 R. P. I., compound wound, ven- 
tilated type, complete with Pulley and Drum Туре reversing 
Controller, by Veritvs. £112. 

One ditto, but with D.A. Starter. £105. 

One 10-н.р., 220 volt, 1,050 R. P. M., compound wound, ven- 
ER complete with Pulley and D.A. Starter, by Veritys. 


One -H. p., 200/240 volt, 600 k. p. M., series wound, totally 
enclosed, by Lancashire Dynamo Co. £90. 


SMITH BROTHERS (LEICESTER), I.Tb., Batten Street, Aylestone 
Park, Leicester. 1207 


ELECTRIC MOTORS READY FOR DELIVERY. 


Sale or Hire. 


New aad Secondhand. 


I- B. P., #-Н.Р., 4-H.P., 100/110 volt, D.C. 

4-H.P., 2-H. P., 5H, 74-H.P., 10-H.P., 
4-н.р., 200/220 volt, D.C. 

24-H.P., 3-H.P., 5-H.P., 11-н.р., 400/440 volts, p.c. 

10-н.Р., 15-H.P., A.C., 3-phase, 50 cycles, slip ring, 950 R.P.M. 

18-in. Sturtevant Fan, Box Blade. 200/240 volts, D.C. 

Apply STOCKWELL & Oums, Lro., 15, Penton Place, King’s 
Cross, W. C. I. Phone: 2680 North. 2941 


A)-H. P., 1-H. P., 


А.С. AND D.C. MOTORS IN STOCK. 


(ЛЕ 500 Motors from 4-н.р. to 40-н.Р. ready for imme- 
diate delivery from London stock. 
Please write for list, or send us vour requirements. 
S. G. LEACH & CO., LTD. 
26-30, Artillery Lane, 
London, E.C. 


Phone: 3840 London Wall (4 lines). -1211 


DIESEL-DRIVEN GENERATORS, &o. 


D IESEL-driven Generators, 400/500-kw., D.c., 600 or 250 
volte, 920 в.р.м., in excellent cendition. Low price. 
Engines and Dynamos could be eold separately. 

Also two 500-xw. Parsons Turbines, 230/250 volte, p.c. (in 
eeries 460/600 volts), complete with spare Armature and Con- 


Exhaust Turbine Set, Willang—E.O.C., 900 xw., 440/500 
volts. Complete with Condenser, Pumpe, &. 
JENNINGS, West Walls, Newcastle-on-Tyne. 6620 


ELECTRIC MOTORS IN STOCK. 


b, 74, 12, 40, 45, 65, and 300-н.р., 400/460 volts, p.c. 

1, 2, 3, and 4-н.р., 220/230 volts, D.C. 

3-H.P., and .9-H.P., 100/110 volts, D.C. 

10, 15, 25, 98, 35, and б5-н.Р., slip ring, 400/440 volta, 3- 
phase, 50 cycles. 

Good stock of D.C. Starters. 


Bury ELECrRICAL PLANT Co., Lrp., Phoenix Street, Bury. 
1096 


FOR SALE. 


Boiler.—Babcock & Wilcox double drum, heating surface 
1,741 square feet, evaporation 7,000 lb. water per hour, 160 lb. 
pressure, one feed-water heater, piping. 

Generating Set.—Tandem compound engine, 8} in. and 14 in. 
by 8 in. stroke, 110-в.н.Р., 490 revs., 160 lb. steam, direct 
coupled to Mavor & Coulson Dynamo, compound wound 
multipolar, 600 amps., 100 volts. 

Drop Hammer.—One 7 cwt. steam drop hammer, 160 Ib. 
pressure, automatic action by foot trigger. 

All above for immediate delivery, Can be geen our works. 

Млуов & Сосізом, Lrp., Glasgow. 1104 


FOR SALE. 


NE 3-n.P., А.С. Motor, 200 volt, single-phase, 83 periods, 
2,220 revs., complete with Starter. Equal to new. 


Six 110 volt, b.c. Fans. £3 each. 


One Stewart Lighting Set, comprising of Mawdsley Dvnamo, 
95 volts, 84 amperes, belt driven by Petrol Engine, complete 
with water and fuel tanks. High tension magneto, all situated 
on one bedplate. 


Morrison, 24, Birley Street, Blackpool. 1149 


FOR SALE.— Continued. 


MOTORS.—IMMEDIATE DELIVERY. 


| ULL range of p.c. Motors from 4-H.P. to 30-н.р. All 
standard voltages in stock. For immediate delivery. 

Full guarantees. Attractive prices. | "e 

Mari & Warp, Lrp., Portugal Street, Kingsway, London, 


‚ д. 
Telephone: Holborn 595. 973 


ACCUMULATORS. 


ULLER’S Block Type, 6-volt and 10-volt Sets, complete 

in teak cases, brass hinges, outside terminals and solid 
leather strap. Actual capacity 20 amp.-hrs. Surplus Govern- 
ment Stock, to be sold singly or in quantities considerably 
below maker’s prices. Agencies wanted; вее illustrated 


,advert., page 91. City ACCUMULATOR Co., 75, Great Eastern 


Street, E.C.2. Tel.: 1338 Clerkenwell. 
CUNNINOHAN'S REGISTER. 


REGISTER OF MOTORS, &c., for sale and 
wanted. Send particulars of YOUR NEEDS 
(as a byyer or seller. MOTORS rewound and re- 


paired 
171, Edgware Road, 
"Phone: Padd. 5173 and 5174. | London, W.2. 


Cheap prepaid advertisements are inserted under this heading at the 
rate of 3d. per word per insertion, 


TRADE RATE is. Od. PER LINE. 
Вох Number and Юглотв:олі, Rene address coant as seven words 


800 Kw. Generating Set, comprising Bellíss Triple Engine 
No. 4261, coupled to Interpole 6-pole Generator, evailable at 
once.—1219, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


MES & Co., Market Place, Long Eaton, have the following D.C. 
Motors in stock, (220 volts), one 14 H.P., 830 revs., new ; 

one 6 H.P., 1000 revs., 8 H.; one 5 H.P., 1000 revs., S.H. ; one 2 HP., 
1800 revs., 8.H. ; one 2 H.P., 1500 revs., 8 H.; one 2 B.P.. 1150 revs., 
8.H.; one 1 H.P., 1100 revs. (back geared), S. H.; one $ H.P., 1800 
rev8., 8.H. ; all with pulleys and rails. 1159 


MMETER, by Evershed & Vignoles, guaranteed as new, 0/700 
amps., complete with shunt, £9 or near ofter.—38501, ELEC- 
TRICAL Revrew 4 DLndeate Hill. Tandon 


ELLS, 3" gong, polished wood cases, 36s. per dozen. Sample 
sent on receipt of Р.О. 3s. 6d.—3793, KLEOTRIOAL REVIEW, 
4. Ludgate Hill, London. 


ABLE.—Several drums of 7/16, 7/18, 7/21, vulcanised, 600 
megohm Cable ; 20 miles of 1/18 and 1/16, and a quantity 

uf cab-tyre cable ; new Mather & Platt, A.C., 100-H.P. motor, 440 
volts, three-phase, 25 cycles ; ten А.С. porthole fans, single-phase, 
220 volts, 18/36 inches.—Percy Huddleston & Co., 72, Finsbury 
Pavement. E.C. 2. 1218 


ABLE, 1/18 N.A., 18s. 6d. 110 yards; £14 mile.—3854, ELEC- 
TRICAL REVIEW. 4. Ludgate Bill. London. 


ABLE.—110 yard coils, 1/18, 19/6, 3/22, 22/, 3/20, 28/6; 
Flexible Maroon, 35/40, 38/6, (23/36, 70/40), 49/- grs. yds. 
from stock.—William A. Morton, 125, Norfolk Street, Sheffield. 
1035 


ONDENSER Plant, by Mirrlees, Watson & Co., capacity, 1300 
lbs. per hour; two Edwards air pumps and Drysdale circu- 
lating pump. motor driven, cheap.— Apply Robert Walker, 2, 
Oswald Street, Glasgow. | 1213 


ROMPTON Shunt Interpole Dynamo, 96 amps, 230 volts, 
900 R.P.M.—1171, ELECTRICAL REVIEW, 4, Hill, 
London. 


C. Motors, in splendid condition, with Brookhirst panels, 440 
volts, cheap; 24 H.P., 400/1000 B.P.M., L.D.M.; 20 H.P., 
310/930 B.P.M., L.D.M.; 18 H.P., 210/630 R.P.M., Westinghouse.— 
Hirst, Ibbeteon & Taylor, 15, Piccadilly, Manchester. 1203 


RY Cells—Highest quality guaranteed, 268. dozen lots. 
Sample, carriage paid, 26. 6d. each.—Gray Electric Co., 9, 
Denmark Street, London, W.C. 2. 3797 


YNAMO, 110 volte, 10 Kw., old type but in exceptional good 
condition, complete with switchboard, amp.-meter, voltmeter, 
various switches and fittings, £65 net cash.—Craven & District 
Private Telephone & Electric Co., Skipton. 3679 


LEOTRIC Light Plant, including two Reavell's engines, two 
Laurence-Scott dynamos, Davy Paxman bqiler ; offers wanted. 
Seen Clapham.—Barkitt, Lant Street, Boro’, S. E. 3790 


LECTRIC Motor, by Brook, 7} H.P., 200/220 volts, 50 periods, 
single-phase, 950 R.P.M., pulley, graduated starter, slide rails, 
nearly new, £68.— Delta Electrical Co., 584, High Road, Chiswick, 
W. 4 Chiswick 590 8827 


LECTRIC Motors, various sizes, 1 to 10 H.P., 200/440 volts, all 
^ first-class oondition.—J. Mackersie & Co., Dundee. 1148 


LECTRIC slip conduits and fittings, screwed fittings and boxes 
for sale.—Apply Higgs & Hill, Ltd., Crown Works, South 
Lambeth Road, S. W. 8. 3765 
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FOR SALE.—Coptinued. 


LECTRICAL A. O. and D.C. Motors, Cheap.—Climax, 182, Church 
Street, Kensington. Park 2023. 3671 


LECTRICAL Luminating Strip 10,000 ft. for sale, lampholders 
12 ір. apart.— Higgs & Hill, Ltd., Crown Works, South 
Lambeth Road. S.W. 8. 3766 


IVE Telephones, each five-way, inter-communication, by Peel 
Conner Co., for sale. In good condition. View by appointment. 
—1077, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


IVE-Way Inter-Dept. Telephone Installation for sale cheap. 
Complete with six instruments (one spare), junction boxes, 
cable, cells, &c. Suitable for small factory.—Apply '" Instruments.“ 
St. Andrew's Printing Works, Norwich. 1115 


LEXIBLES to Continental sizes, large quantities for sale.— 
Particulars, from 3636, ELECTRICAL REVIEW, 4, Ludgate 
Hill. Landon 


OR immediate delivery, 10 New High Lift Multi-Stage Boving 
Pumps, capacity 600' head at 160 gals. per minute ; the 
pumps are complete with usual accessories and reducing gear if 
required — Particulars and drawings from 1224, ELECTRICAL 
Review. 4, Ludgate Hill. London. 


OR Sale, a number of 5-ton and 3-ton Electric Lorries, fitted 

with Ironclad Exide апа Tudor batteries, especially suitable 

Íor corporation highways and 5 departmenta.— Further 
particulars 966, ELEOTRIOAL REVIEW, 4. Ludgate Hill, London. 


— — rT — 


OR Sale, a set of 55 Accumlators by Tudor Co., type L. P. 9, 
230 ampere-hour capacity, complete in glass boxes and 
battery stand ; 52 of above in good condition and three require 
replating, can be inspected near Cheltenham,  Prioe for immediate 
sale as they stand £108.— Cook, 5, Elton Road, Bishopston, Bristol. 
Telegrams: ' Exhaust, Bristol." Phone 757. 1181 


Е Sale, eight 12}-H.P., 440-volt, 500/1000 R. P. M., enclosed 
ventilated, shunt interpole, variable speed Motors, by Crompton, 
with Brookhir&t control panels. £145 each.—The Phoenix Elec- 
trical Co., Ltd., 32/36, Broomielaw, Glasgow. 570 
OR Sale, large quantity of new, non-association, white cotton- 
covered, twin-twisted Flexible Wire, 40/36 s. w. d., made by 
well-known British maker at 48s. 6d. per gross yards, free London, 
ed ready in warehouse London, subject unsold. — 9775, 
GAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, Medical Coils (all descriptions), bells, switches, toy. 
motors, miniature lampholders, ciroular resistances. Send 
for samples.—Allen & Parkes, 15, Summer Row, Birmingham. 8501 


OR Sale, Motor Generator, consisting of 500-volt, D.C. motor, 
coupled to 6-volt, 1000-ampere plating dynamo, and complete 

with switchboard, &c. Price £235.—The Phenix Electrical Co., 
Ltd., 32/36, Broomielaw, Glasgow. 572 


OR Sale, New Motors from stock, 10, 15 and 20-H.P., 500 volt 
D.C. ; 5, 10, 15, 20, 25 and 30 H.P., 400/440 volt, a.c., three- 
phase, 50 cycle; one 3-H.P., 100 volt, single-phase, 50 cycle, second 
hand.—W. P. Young & Co., Electrica] Engineers, 40, Sanvey Gate, 
Leicester. 333 


OR Sale, one D.C. Motor, 2 H.P., 200/250 volts, 165/240 revs., 
£28; two 3} H P., 200 volta, 600 revs., £27 each; one 3 H.P., 

110 volts, 1900 revs., £23. Compound, totally enclosed, ball 
bearings, as new. Large number of Voltmeters, Ammeters and 
Ohmmeters in perfect condition, £2 each.—L. J. Roderick & Co., 
26. West Street. Gorseinon. 1227 


peg Bale, one shunt- wouud Dynamo, 1000 R.P.M., 65 amps. 
280/200 volts, with flywheel pulley; in perfect condition ; 
by Newton of Taunton. 
two tlywheels for driving same, 
Apply Trollope & Colls, Dorking, Surrey. 


Also a Tangye Oil Engine, complete with 
Can be seen by appointment.— 
1232 


OR Sale, one 23-amp., 220-volt, shunt, 4-pole Generator, 1200 

В.Р.М., with or without singlo-cylinder Tangye Engine, 

9" x 9"; one 180-amp., 110-volt, 750 B.P.M., bi-polar compound 
Generator. — 3818, ELEOTRICAL ‘REVIEW, 4. Ludgate Hill, London. 


OR Sale, several lengths, practically new, 3-core, steel armoured 
Rubber Cable, 19/14. 19/18, 37/14 and 7/16 ; 600 megohms. 
Association grade.—R. F. Winder, Belgrave Electrical Works, Leeds. 
9795 


OR Sale, six 30-H.P., 500-volt, 50 period, 3-period, slipring 
Motors, with starting gear, £155 each. —The Phenix Elec- 
trical Co., Ltd., Glasgow. 327 


OR Sale, two D.C. Motors, 24 H.P., 110 volts, 320 revs., £24 
each ; one 4 H.P., 200/250 volta, 140/220 revs., £35. All com- 
pound, totally enclosed. with ball bearings, new condition.— L. J. 
Roderick & Co., 26, West Street, Gorseinon. 1228 


OR Sale, two horizontal Double-cotton Lapping Machines, six 
heads each, and one vertical Double-rubber,Lapping Machine, 
six-head, Larmuth's make; almost new. Suitable for armature or 
bell wire up to 12 S.W.G. Can be inspected in working order.— 
Offers to 1015, ELECTRICAL REVIEW. 4, Ludgate Hill. London. 


OR Sale, two Peckham Trucks, 3 track, 30" driving and 20" 
trailer wheels, exch mounted with а 250-volt, p.c. Motor, 
about 20 H.P., cast steel gear wheels, in good condition. Motors by 
G.E.C., America; trucks by Peckham Truck Co., New York. London 
neighbourhood. Cheap for immediate sale.—1138, ELECTRICAL 
Битан, 4, Ludgate Hill, London. 


Belgrave Electrical Works. Leeds 


FOR SALE.—Continued. 


OR Sale, two 6 H.P. and one И.Р. totally enclosed Westinghouse 
slip.ring Motors, crane rated, 720 B. P. M., 25 cycles, 440 volts, 

3-phase, with Allen West controllers. —1186, ELEOTRIGAL REVIEW, 

4, Ludgate Hill, London. — : 


OR Sale, two 40 H.P. Westinghouse slip-ring Motors. 720 R.P.M., 

3-phase, 25 cycles, 440 volta, with pulleys, rails, oil-immersed 

stator and rotor switches.—1187, ELECTRICAL REVIEW, 4, Ludgate 
Hill. London. 


OR Sale, two 100-B. H. ., protected-type, alip-ring Motors, fitted 
‘with brush-lifting and short-cirouiting device, wound for 220 
volts, 50 periods, single-phase, 950 R.P.M., with belt pulley, 2 21" dia, 
by 18" face, with proteoted-type stator starter, апа protected-type 
rotor switch and resistances, oil immersed, and alide rails and 
EU En bolts.—9538, ELECTRICAL REVIEW, 4, Ludgate Hill, 
n 


IOR Sale, Verity Electric Motor, 5 H.P., 110 volts, 1100 revs., 
complete with standard pulley, slide rails and D.P. ironolad 
switch ; brand new, not unpacked. Will accept £90 f.o.r. for 
immediate delivery.—A pply C. Barton, Clapham, Yorkahire 541 


OR Sale, 44-H.P. Crossley Gas Engine and 174 ampere-hour 50- 
volt Tudor Battery; all new, not unpacked,— Barnett and 
Soans. Electrical Engineers, Stoke-on-Trent. 990 


OR Sale, 10-H.P. Motors, 400/230 volte, 50 cycles, 3-phase, slip- 
ring with pulley, new, £70; rotor starter, £10 ; 7-H. P. ditto, 

£60. Large numbers in stock; immediate delivery.—Sugdens, 
Wakering Road. Barking. 2915 


OR Sale, 100x100 Crompton dynamo, copper brushes; two 
stage arc projection lamps, with resistances and coloured 

discs ; one 6 H P. Crossley gas engine; two circular saw benches ; 
12” X ray coil, with mercury make ‘and break ; three overhead 
motions ; one 1°25 volt x 30 lamps, lighting set, complete. 
—Coomber, Tything, Worcester. 3769 - 


OR Sale, 200 H.P. and 100 H.P. Mather & Platt Motors, 365 

B.P.M., 140 volts, 25 cycles, 3-phase, with brush lifting aud 
short circuiting device, pulley, rails, oil-immersed rotor and stator 
switches. Immediate delivery.—1188, ELECTRICAL BEVIEW, 4, 
Ludgate Hill. London. 


OR Sale, 200 H.P. ‚ Rolling Mill Motor, 25 ayolen: 2000 volts, 
3-phase, 290 R. F. Ml. with H.T. cubicle, starter, etc.—1 185, 
ELECTRICAL Review, 4, Ludgate Hill, London. 


OR Sale, 360 yards 91/12 Aerial Cable, double braided, quite 
new, 240 and 120 yards lengths on drums.—BR. F. W 


inder, 
9209 


OR Sale, 700-Kw., 3300-volt, 50-cycle, 3-phase, engine-type 
Alternator, по engine.—697, ELEOTRIGAL REVIEW, 4, Ladgate 
Hill, London. i 


OR Sale, 750 120-volt, 20-watt Mazda Lamps; price 18s. per 

dozen, in gross lots. Also 2,000 200-volt, 8-c.P. Pope Carbon 

Lamps; quite new; price 108. per dozen. — 187, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


OUR new “ Austin” Lighting Plants, 110 volts, compound 
wound, 4'5 kilowatts; engine, 4-cylinder, petrol; with 
switchboards and instruments. Portable plant for temporary 
lighting or pédthásdiént work; as used by Royal Air Force. Price 
£275 each. Immediate delivery. — Duff, Morgan & Vermont, Ltd., 
48. Dover Street, W. 1. Gerrard 7364. 3785 


OUR 97-H. Р, ,"Bepole, shunt-wound Dynamos, 460/560 volta, 

D. C., 130/160 ampe., 260 R. P. M., with bare shaft for belt or 

rope pulley, or can be coupled direct to engine.— Western Engineer- 
ing Co.. Swansea. 967 


OOD second-hand shunt-wound, D.C., Motor, by Рћопіх, 10-H.P., 
220 volts, 920 &.P.M., with alide base.— Western Engineering 
Co., Swansea. 428 


ALF-Watt Type Lamps (Dutoh).— 200/260 volts, 20, 30, 40, 
60 watts, 88. 6d. (sub.) each ; 100 watta, ng ub.) Tu 
Oash with order.—3635, ELEOTRIOAL BEVIEW, 4, Ludgate Hill 
London. 


AYWARD Tyler, motor-driven, three-throw, boiler-feed TN 
plungers 5 diam. (gun metal), 6" stroke, on cast-iron founda- 
tion.—1223, ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


MMEDIATE Delivery, 500-Kw., 220-volt Generating Set, by 

Belliss-British Thomson-Houston Co.—Drawings and details, 

with price, on application to 1222, ELEOTRIOAL REVIEW, 4, Ludgate 
Hill, London. 


AMPS, Half-watt, metal and carbons; all voltages and candle 
powers ; lowest pier Sample sent on application.—3798, 
ELEOTRIOAL REVIEW, 4. Ludgate Hill, London. 


ANGDON-Davies second-hand Motors for sale in good con- 
dition. Two 30 B H.P. protected type slip ring, 420 volta, 

85 periods, 1200 R. P. M., single-phase, complete with pulleys, alide 
rails and starter, with no-volt and overload release ; Ten 8 B H.P., 
1650 R. P. M., all as above.—Apply SADIDA & Hoare, Б, Fenchurch 

Street. E.C. a 3780 

IGHTING Set, complete with Accumulator, Dynamo and 

Engine, 100 volt 12 ampere. Only in use a few months.— 

The Lord-Howe Electrical Engineering Co., Ltd., 18, James Street, 

Liverpool. . 3675 
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OT of D.P. Tubular Fuses, only in C.I. Boxes with lids. water- 
tight and drilled for 1“ Simplex. Tucker make. Cheap to 
clear.— Mackersie & Co., Dundee. 1149 


ATHER & Platt Dynamo, 100 amps., 100 volts, 1100 R.P.M.. 
compound.—1173, ELEOTRIGAL REVIEW, 4, Ludgate Hill, 
London. 


OTOR (Rhodes) new, 440 v. D.C., 1300 revs. 9 H.P., 
pulley, rails and starter, £105.— Horowitz, 34, Beech 
Street, Е.С. 3811 


OTOR, 1 н.р., (by Crocker, Wheeler Co.) 115 volts, 8 amps., 
1200 revs. Equal to new. Accept #10. — Gale, Cycle 
Agent, Butter Market, Reading. 3760 


OTORS in Stock, split bearings, 50 cycles, 440 volts, being 
surplus to a large contract. Опе 250 H.P., 488 R. P. M., Blip- 

ring, price £990; two 100 H.P., 976 R.P.M., £315 each ; one 60 H.P., 
968 RP.M., £230 each; three 50 H.P., 964 B.P.M., £205 each, 
squirrel cage.—Newton Bros. (Derby), Ltd., Derby. 759 


— 


OTORS, 20 H. P., 230 volta, 730 revs., back-geared, Boothroyd ; 

10 H.P., 230 voita, 1375 revs., B. T. H.; 3 H.P., 230 volta, 1250 

revs., Wright & Wood; 38 H.P., 460 volts, 800 revs., Mather and 
Platt. All cleaned and overhauled ; modern machines.— Address 
B, 39, Birchall's Advertising Offices, Liverpool. 3805 


OTORS, 50 н.Р., 500 v., D.C., £200; 8 H.P., 220 v., 265; 

6 H.P., 100 v., series wound, £50; 5 H.P., totally enclosed ; 

2 H.P. and 14 H.P., 220 v., 3-phase, 50 periods; 8 H.P., 220 v., 
2-phase, 50 periods, £50 ; several petrol-electric sets, suitable for 
lighting or cinema work. All above in good condition.—Dunlop, 


24, St. Andrew's Drive, Glasgow. 3761 
EW p.c. Motors and Starters, all voltages; oompetitive prices. 
—Cunningham, Limited, 171, Edgware Road. 640 


EW P. c. Motors by B.T.H.Co. Prices include rails and pulleys, 

1 H.P., 100 volts, 1300 revs., £30 ; 71 H.P., 220 volts, 1100 revs., 

£85 ; 5 H.P., 220 volta, 1250 revs., £72 ; 10 H.P., 480 volta, 1100 revs., 
£112.—Bernard Meggitt, Engineer, Mansfield. Tel. 224. 993 


NEY D.C. Motors, by G.E. Co. Prices include rails and pulleys. 

1-H.P., 220-volt, 1000 revs., £28 ; 2-H.P., 220-volt, 1050 revs., 
£33 ; 3-H.P., 220-volt, 1250 revs., £58; 14-H.P., 220-volt, 1350 revs., 
£31; 1-H.P., 440-volt, 1000 revs., £37 ; 2-H.P., 440-volt, 1250 revs., 
£40,—Bernard Meggitt, Engineer, Mansfield. Tel. 224. 991 


— — 


EW p.c. Motors, by Phoenix Dynamo CO. Prices include rails 


and Pulleys. 11 H.P., 400/480 volts, 920 revs., 4 135. 14 H. P., 
400/480 volts, 1180 revs, £137. 31 H.P., 400/480 volta, 1020 revs., 
£225.—Bernard Meggitt, Engineer, Mansfield. Tel. 224. 995 


N= D.C. Motors by Siemens. Prices include rails and pulleys : 
4 H.P., 220 volts, 1070 revs., £70. 5 H.P., 220 volts, 1000 
revs., £78. 4 H.P., 440 volts, 1070 revs., £70. 5 H.P., 440 volts, 
1000 revs., £78. 4 H.P., 500 volta, 1070 revs., £70. 71 H.P. 
480 volts, 880 revs., £105. 74 H.P., 500 volts, 1290 revs., £90. 10 
H.P., 500 volts, 870 revs., £125. 10 H.P., 500 volta, 1190 revs., 
£112 10s. 10 H.P., 440 volta, 1190 revs., £112 10s. 13} H.P., 440 
volts, 1150 revs., £127. 20 H.P., 410 volte, 820 revs., £185. 30 
H.P., 440 volts, 750 revs., £250. 6 H.P., 220 volts, 1400 revs., £70. 
— Bernard Meggitt, Engineer, Mansfield. Те], 224. 992 
NE D.C. Motors, Prices include rails and pulleys. By Veritys : 

3 H.P., 250 volts, 1200 revs., £55 ; 30 H.P., 440 volts, 850 revs., 
£230. By British Westinghouse : 5 K. P., 480 volts, 1200 revs., £70 ; 
161 H. P., 440 volta, 1130 revs., £166; 20 H. P., 480 volts, 960 revs., 
£175. By Swedish Electric: 4 H.P., 440 volts, 1150 revs., £60. 
By Higgs, Bros.: 10 H.P., 460 volts, 700 revs., £128. By Cromp- 
tons: 74 H.P., 480 volts, 1100 revs., £88.— Bernard Meggitt, 
Engineer, Mansfield. Tel. 224. 994 


EW Motors for Sale, for immediate delivery ex stock :—One 
74-H.P, and three 10-H.P., 400/440-volt, A.C., 3-phase, 50-cycle ; 

віх 10-H.P., one 15-H.P. and one 20-H.P., 500-volt, D.C.; also one 
3-H.P. second-hand Motor, 100-volt, single-phase, 50-cycle.—W. Р. 
Young & Co., 40, Sanvey Gate, Leicester. 1066 


EW Motors, 35 H.P., slipring, 720 revs., 400/440 v., 3-phase, 

50 periods; 25 H.P., squirrel cage ditto ; D.C. motors, 7$ and 

2 H.P., 200/220 v.; 6 and 7 H.P., 400/140 v.—Wilkinson, 19, Hyde 
Road, Denton, Manchester. 1121 


EW 20. H. P., Westinghouse, 3-phase, alip-ring, motor, 220 volta, 

50 periods, 710 R.P.M. Complete with type S switch and 
Btarting gear. Immediate delivery.— Western Engineering Co., 
Swansea. 425 


— — 


NE British Westinghouse Electric Generator, new; shunt- 
wound, interpole, 30 Kw., 100 v., 350 R. P. M.; suitable for 
direct coupling to steam or paratfin engine.—Lying Cunard Engine 
Works, Derby Road, kirkdale, Liverpool. 1166 


NE Carbon Arc Welding Dynamo, 30 KW., 60 volt. Immediate 
delivery.—960, ELECTRICAL REVIEW, 4. Ludgate Hill, London. 


()* Electric Lighting Plant, consiating of Hornaby gas engine, 

50 H.P., two flywheels, belting, pulleys, two large iron tanks, 
piping. and one cooling tank, Generator by the Electrical Con- 
struction Co., 100 volt, 30 amp.. 450 revs. In absolutely perfect 
condition. Now used as Corporation stand-by. Сап be seen 
running at any time.—1130, ELEOTRIOAL REVIEW, 4. Ludgate Hill, 
London. 


FOR SALE.— Continued. 


ONE Elliott Century Mains Testing Set in excellent condition. 
Recalibrated 1914, not used since. Complete with separate 
509 volt generator.—J. Wayne-Morgan, 6, Pembroke Te 
Cardiff. 3775 


442 
(NE Suction Producer Plant, by Hopkinson, Huddersfield, com- 
plete, and suitable for 100-H.P. gas engine.— Western i 

2 


NE 8-H.P. Motor, 220 volt, A.C., 1440 R. P. M., 17°8 amps., three- 
phase, 50 period ; makers, Mesars. Elliston, Evans & J ackson. 

Also one 4-H.P. Motor, 110 volta, A.C., 1440 R.P.M., 30 amps., single- 
phase, 50 perioda; makers, Messrs. Crypto Electrical Co., Ltd.— 
Bloom's, Ltd., 260, Tottenham Court Road, London, W. 1. 544 
Bloom в, Ltd., 260, Tottenham Court Road, London, W. I. э 


NE 17°5 kw. Generator. 250 volts, Westinghouse, excellent 
--.condition.—J. Mackersie & Co., Dundee. ЫШ? 


NE 70 volt, 45 amp., Dynamo with pulley and flywheel, а 
A. bargain.—J. Mackersie & Co., Dundee. 1127 


NE 178-Kw., single-bearing Generator by Crompton, 500 volta, 
compound, 6 pole, 420 R.P.M. One 30-н.Р. Motor, 220 volts, 

DC., by Holmes, 180 R.P.M.— Robert Walker, 2, Oawald Street. 
Glasgow. 1214 


NE 250-volt Everett-Edgoumbe Ohmmeter and Generator, first- 
class condition. Price £15.—The Midland Electric Power 
Installation Co., Old Mill Street, Wolverhampton. 116% 


B ———— Mn 
E e m —̃ 


eering Co., Swansea, l 


Prane Dynamo, 250 amps., 6 volts, 1150 B.P.M., 4-pole. 


Canning make.—1174, ELEOTRIOAL REVIEW, 4, Ludgate Hill, 
London. m 


UANTITY of Shunt-wound, 220-volt Motors for disposal. Can 
be inspected.—Apply Secretary, Metropolitan Carriage Co., 
Saltley. Birmingham. 1202 


SADDLES, best quality ribbed enamelled, $” 5s. 6d. per gross; 
i" 68. 6d. per gross. All sizes in stock; discount for quantities. 
— 3800, ELECTRICAL REVIEW. 4, Ludgate Hill, London. 


AS ONE MAND one Norwich type Booster, 5 H.P., 200/250 volts ; 

one Newton Motor-Generator, 240 volts; one Motor, A.C., 
4 H.P., 220 volts ; one Motor, D.C., 2'5 H.P., 530 volts.—3814, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


HUNT Dynamo, Cutting, 130 volt, 45 amp. ; Motor Generator, 
400/75 volts, 36 amps. both 4-pole, £50 each; 240 yds. 

7/13 concentric paper lead covered and armoured, 5s. 6d. yd.; 
Switchboard for 500 volts, with 400 and 100 amp. circuit breakers, 
D.P. main switches and fuses. Offers all or part.— Herbert, Butta, 
Reading. 3794 


ILK Shades. —Best quality, for S.C. Holders, with beaded 
edge, 60s. per dozen. Sample sent on receipt of P.O. for 

бв. 3d. post free. — Gray Electric Co. 9, Denmark Street, 
London, W.C. 2. 3196 


INGLE-Phase British Schuckert Generator, 14'5 amps, 1100 
volts, 1000 B.P.M., 50 cycles.—1176, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


IX Bell Indicators, 32 and 28-hole, nearly new, either series or 
parallel.—H. Beney & Son, 5, South Street. Eastbourne. 3832 


[IX 110-volt, D.C. Fans, 10", with guards; one 500-volt Exhaust 
Fan, with 12" box blades; maker Blackman.—1196, ELEC- 
TRICAL REVIEW, 4. Ludgate Hill, London. 


ELEGRAPH Poles, 20ft. (900 for sale), bark stripped, gal- 
vanized wire running up length poles stapled on, at 78. 6d. 
each, f.o.r. south-east stations, butt 43“, top 3“. Cable casing, 
underground troughs, second-hand and new huta, timber, roofing, 
iron, &c.—Jennings, Ltd., Timber Merchants, Woodworkers, 991, 
Pennywell, Bristol. 933 


RANSFORMERS, new three-phase, 50-cycle, oil-cooled. Several 
10/50 K.v.A. for immediate delivery, various ratios, primaries 
3000/20,000, secondaries 200/460.—State requirements to Chantrill 
and Co., 35, Finsbury Square, E.C. 2. 3753 


TI\WO Steam Generating Sets, both 220 volts, D.C., 170 Kw. and 
60 Kw.—Full details apply, Harry Н. Gardam & Co., Ltd., 
Staines. 1226 


WO Tank Engines, Foster, Daimler, 6-cylinder, 105 H.P., suit- 
able for electric light plant, trawl or motor boat, manufactur- 

ing plant, &c. Price £70 each.—8, Malt Street, Old Kent Road, 
London, S.E. 1. Hop 3658. 3739 


ГЮ\ҮО 5 вн.р.. series wound, half-hour rated, interpole L.D.M. 
1 Motors. 440 volts, 600 R. P. M., with tramway controllers. As 
new.—1175, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


WO 25-K W., direct-coupled, 220-v., D.C. Steam Sete, Ashworth 
T Parker-Mather & Platt, with switchboard, never used.— 
Clerk, Sewerage Board, Town Hall, Leigh, Lancs. 


1100 


o ↄð § I rM ß |. 
T ARIABLE Speed Motors, by Vickers, two in stock, 10 H. p., 475 
' — volts, 400/1600 revs., shunt interpole, with rails and pillar 
type controllers ; never been used; in cases as delivered ; excep- 
tional offer at £200 each. This is much lower price than to-day a 
сові. — Bernard Meggitt, Engineer, Mansfield. Tel. 221. 996 


——————— — — 


W variable speed, 15 H. P., 480 v., 500/1590 R. P. M., with 
drum controller. never been used, £ 185.— 3338, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 
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FOR SALE.—Contsnved. 


ESTINGHOUSE, 24-H.P., 100-v., 1150 R.P.M. Motor, practi- 
cally new.—3839, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


H.P. Slip Ring Motor, A.C., 220 volts. 50 periods, single-phase, 
with starter, nearly new. Made by Harding & Churton, 
Leeds. £72.—H. Ingarfield, 126, Camberwell Grove, Camberwell, 
S.E. 3789 


-H. P. 400-volt, three-phase Motor, all complete; also several 
.4-H.P. 230-volt p.c. Motors; a quantity of black Adhesive 
Tape at 2s. per Ib.— Harry Mosa, A.M.I.E.E., 82, Leeds Road, 
Bradford. 949 


KW. Petrol Driven Generating Set, 70/50 volts, Mawdsley 
Dynamo, speed about 900 revs., for immediate acceptance, 
£150 lowest.—1225. RLEOTRIGAL REVIEW. 4. Ludgate Hill. London. 


10 y -KW. Generating Set with Coventry Simplex Petrol Engine 

and 10 Kw. 100/110 v. С.С. Generator oomplete, new. 
PT Higgs & Hill, Crown Works, South Lambeth Road, 
У W.8 3763 


3 Wolseley Electrig Sheep-shearing Machines, 230 v., D.C. 

] H.P.; various 110-volt Lamps, cheap; M. F., 'eight 
Sunshine Arc Lamps; one 12” and one 15” ВВ. Fans 230 v., 
D.C. ; cne Ampmeter. reading 600; one Voltmeter, reading 230; 
quantity Enamel Retlectors, suitable 200 w. Enquiries.— Crust, 
: Brook Street, Bradford. 3826 


6 -H.P. Parsons 4-cylinder Petrol Engine, with magneto and 

battery ignition, Zenith Carburetter, Xc., complete with 
all fittings, new, for sale.— Apply Higgs & Hill, Crown Works, 
South Lambeth Road, S.W. 8. 3164 


Т B.H.P. Royce Motor, 440 volts, 400 R.P.M., compound, 
6-pole with pillar starting p&nel.—1172, ELECTRICAL 

REVIEW. 4, Ludgate Ful. London. 

7 Kilowatt Steam Driven Generating Set, 110 volts. D.C. 


Belliss Engine, complete with condensing plant. ~ Harry 
H. Gardham & Co . Ltd., Staines. А 20 


10 Or Motor, 525 volte, 550 revs., complete pulley, starter 
and rails; splendid condition, immediate delivery.— 
Sugdens, Wakering Road, Barking. 3638 
200 compound-wound, Belliss & Morcom-Dick, Kerr 
steam-driven Generating Set, 450/550 volte, D.c. Can 

be seen running. Delivery about September.— Western Engineering 
Co., Swansea. 758 
2 5 -K W. Steam Generating Set, 220 volts, D.C. ; built in 1915 
by James Howden and the Lancashire Dynamo Co. 

Alt o spare armature.— Apply to Edmundsons' Electricity Corpora- 


tion, Ltd.. 11, Tothill Street, Westminster. 837 
7 5 -K W. А.С. Generating Set, comprising Belliss triple- 
expansion engine, coupled to 2, 200-volt, single-phase, 


60 periods alternator; condensing plant available if req uired.— 
Harry H. Gardam & Co., Ltd., Staines. 1221 


BUSINESSES FOR SALE AND WANTED. 


Advertisements are inserted under this heading at 1s. ud. per line, 


LECTHICAL Contractors business for sale, in progressive 

East Coast town; showroom, workshop, going concern, good 

connection; fullest investigation invited. — 3713, ELEOTRIOAL 
REVIEW, 4, Ludgate Hill, London. 


LECTRICAL Engineers’ and Contractors’ Business for Sale. 

Good class connection; double-fronted shop, well stocked. 

London, S.E. district. Price £700.—1165, ELEOTRICAL REVIEW, 
4, Ludgate Hill, London. 


OR Sale, Electrical Contracting and Repair Business, South 

Lancashire. Sound connection, owner going abroad but 

could assist for two months.— 3808, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


ARTICLES WANTED. 


BOROUGH OF BACUP. 


Electricity Departmeat. 


STEEL POLES. 


AN'LED a large quantity of steel poles, 80 f$. long, for 
street lighting purpoees. Specifications may be ob- 


. tained from 
J. F. MURDOCH, 
Electrical Engineer. 
БО, Market Street, 


Bacup. 59 
WANTED FOR INDIA. 


ECOND-HAND Diesel Sete, 320 to 350-B.H.P. 
200-K W. Alternators, 400/500 volts, 3-phase, 50 volts. 
Must be in first-class working order. 
Send full particulars 1 age, make, price, &c., to 
1119, ELECTRICAL Review, 4, Ludgate Hill, London, E.C. 4 


coupled to 


ARTICLES WANTED.—Continusd. 


SCRAP METAL. 
Metals, Iren aad Steel, Etc. 


FATORES and Obeolete Plant of any description bought 
for dismantling. 
Best prices given. Terms, Spot Cash. 
All inquiries receive prompt attention. 
C. Н. WEISTER, II, High Street, Stratford, E. 16. E 
^Phone, Broedway ' 9468. Telegram, Scrapesque, 


Bochurch 
London. 381 


Cheap prepaid Advertisements are inserted under this heading at the rate of 
34. per word per insertion. 


TRADE RATE 1s. 9d. PER LINE. 
Box Number and ErmOorRICAL REvIBW address count as seven words, 


A. LEAROYD & SON, Bridge Works, Clapton, N.E.—Telephone : 

Dalston 2278; Telegrams : " Frangible, Lowolap, London,” 
buys for prompt cash every description of second-hand Generating 
Sets, Accumulators, Motors, Transformers, old Ато Lamps, Meters, 
Cable Sorap Metals, Metallic Drosses, Ko., &o. Inquiries solicited. 
Established over 50 years. 2601 


O. and p.c. Motors (second-hand), any type, any condition, 
wanted for prompt cash.—A. Learoyd & Son, Bridge Works, 
Heatherley Street, Clapton, N 2602 
C. Dynamo wanted, shunt or compound, 20 to 30 volts, 100 to 

200 amps., good condition essential. 5900990 Paddock 
Works, Lower Caversham, Reading. 3772 


OTORS. Manufacturers wanted to supply small motors suit- 
_able for electric trucks, immediately.—1133, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


OTORS, shunt wound, suitable 460 volts, D.C., 123, 15, 20 Н.Р. 
State make, speed, price and full particulars.—1198, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


OTORS, 50 and 20 H.P., 200 v. S.P., 50 pdy. enclosed, pipe 
ventilated.— 3776, ELEOTRICAL RRV, 4, Ludgate Hill, 
London. 


09 Electric Lamps wanted. Drawn tungsten wire-type only. 
No fancy shapes. Glass intact. Best prioes given.— 
Harrison Trading Co., 847, Harrow Road, Willesden, N.W. 10. 


NE 10 Kw. Generator, 2-phase, about 50 cycles.—Price and 
condition to J. Mackereie & Co., 16. Bank Street, Dundee. 1145 


NE 1С/20-н.р., 400-volt, 1-phase, 50- period Motor.— Winder. 


Belgrave Electrical Works, Leeds. 1088 


NE 12/16-H.P., 500-volt D.C., Shunt ог Compound-wound Motor, 
1050/1150 R.P.M. Submit sketch showing height from base 

to centre of shaft and plan of base showing distance out to end of 
shaft.—Western Engineering Co., Swansea. 840 


LATIN UM Вогар wanted for spot cash. We purchase Platinum 

and give the highest market price. Call and be convinced 
before selling elsewhere. Parcels by post, prompt cash per return, 
The original firm.—The Depót, 156, Charing Cross Road, London, 
W. Established 1850. 3696 


EQUIRED the following oil immersed transformers. —One 

3 KW. suitable for use on 550 volt, 3-phase, 25 cycle circuit. 

with secondary winding to give either 110 or 220 volt, three 1 KW. 
single-phase, 550 volt primary, and 110 volt secondary.— State 
price, makers’ name, and where same can be inspected, to The 
Swansea Vale Spelter Co. Ltd.,, Llansamlet, Glam. 1160 


TINRANSFORMERS. Wanted immediately, Transformers of 
various capacities and voltages, for single and three-phase 
circuits.— Send full details of any plant available to British Centra? 
Electrical Co., 6 and 8, Rosebery Avenue, Е.С. 1. 1235 
ANTED, a 20-H.P. also a 10-H.P. Motor, 210 volta, 90 cycles, 
aingle-phase, with pulley, slide reu and starter.—Write 

120, Pratt Street, N. W. 1. 913 


ANTED, at once, all sizes of new D.O.C. Copper wires, from 
11/19 S.W.G. inclusive. Also 24/42 S. W. G. all coverings, 

Small quantities or complete large stocks purchased for prompt 
cash.— Western Engineering Co., Swansea. 7818 


ANTED, Babcock & Wilcox Boiler, heating suyface 3/4000 feet. 
—Full particulars to the Bargoed Coal Co., Ltd., Cardiff. 
1182 


ANTED, either new or good second-hand, 220- volt, D.C., Motor 

15 H.P., either series or compound wound, 500]. 1000 R. FP. . i 

with or without reversing controller and constant rat ed resistance. 
—Western Engineering Co., Swansea, 9360 


— — 


— — - 
— — — — — 


ANTED immediately, any quantity of No. 214 enamelled 

and single silk covered, or double silk covered high con- 

ductivity copper wire, also No. 23 single cotton covered wire. 
— 1162, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


(Continued on nezt page.) 
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ARTICLES WANTED.— Continuea. 


АКТЕР immediately, direct-coupled Generating Bet (Steam), 
10 to 12 kw., 100 or 200 volts рс., for 100 Ibs. steam 
pressure.— Sanderson. Electrician. High Wycombe. | 3828 


АКТЕР immediately, 80-KW., 440/50U-volt, compound-wound 
Generator suitable for belt drive. — 1167, ELEOTRIOAL 
. REVIEW, 4, Ludgate Hill London. 


ANTED, new or good second-hand slip-ring, orane-rated 

Motor, preferably totally-enclosed, 12 H.P., 440 volts, 

8-phase, 25 cycles, 720 в P.M.—1184, ELECTRICAL REVIEW, 4, Lud- 
gate Hill, London. 


ANTED, new or second-hand, 550-kw., Oil-driven Generating 

Set. either direct-coupled or belt-driven, A.C., 2200 volta, 
3-phase, 50 periods. State full particulars, age, where seen, and 
lowest price.— 3642. ELwerrroar. REVIEW. 4. Ludgate Hill. London. 


ANTED, second-hand Electric Motor to give approximately 

150 B.H.P. and suitable for 500-volt, 3-phase, 50-cycle 
oircuit.—Particulars and price to R. Siloock & Sons, 56, Great 
Howard Street, Liverpool. 921 


ANTED, second-hand Generator, D.c., 230 volts, about 1000 
R.P.M., complete with slide rails, pulley and shunt regulator ; 

also Insulation Resistance Testing Set.— Apply Carr, Ryle's Park, 
Macclesfield. 3830 


ANTED 60 Kw., 115 volt, 160 to 170 &.P.M , compound wound: 

direct current generator with half-coupling for connecting, 

to engine, in good condition. State fullest particulars, name, age, 

lowest price and where seen, to—1152, ELEOTRIGAL REVIEW, 4, 
Ludgate Hill. London. 


АКТЕР, 60 or 70-n.P., Slip-ring Motor, 3-phase, 50 periods, 
500 to 525 volts, with oontroller. — 3819, ELECTRICAL 
REV'EW. 4, Ludgate Hill, London. 


ANTED 100 Kk. w., 400 volt. D.O., to 200 volt. Dc., Motor 
Generator, or & suitable Motor and Generator that would 

make up such а set.—Particulars and prioe to The Chief Engineer, 
Messrs. Harrods, Ltd., Brompton Road. London, 8.W. 8793 


АКТЕР, 250-Kw. Steam driven Generating Set, consisting of 
Vertical Inverted, Enclosed High-speed Compound Steam 
Engine, direct coupled to three-phase Alternator, 550 volta, 
50 cycles.— Western Engineering Company, Swansea. 7861 


ANTED, 750/800-kw. Steam Generating Set, coupled to a D.C 
Generator of about 800-KW. at 240/250 volta., steam pressure 

126 lbs. То be suitable for working to Condenser or as a back 
pressure engine with 20 to 25 lbs. back pressure.— Thames Paper 
Co., Ltd., Thames Mills," Purfleet, Essex. 1051 
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| MOTOR DEPARTMENT 

Charles Purden E2 

9 Birmingham 
-a — r FOR, LISTS 


ARTICLES WANTED.— Continued. 


OR 8-H.P., 440-volt, 800 R.P.M, D. C. Motors. — Morgan, 138, 
Gower Street, W.C. 1. Museum 4318. 1234 


7 -H. P., 460 volts, compound interpole Motor. slow speed ; 
must be in new condition.—Conalt Electrical Co., 161, 
Barnsbury Road, N. 1. 3812 


2 5 or 30 H. P., 2- phase, 200 volt, 50-cycle Motor wanted; complete 
with starter. New or seoond-hand.— Ernest G. Denner 
and Co., Eleotrical Contractors, 284, Glossop Road, Sheffield. 1161 


MISCELLANEOUS. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


REALLY reliable Agency for obtaining the Right Man for 

any job in the Electrical Trade. No charges. Immediate 
personal attention given to all enquiries.—B. Evan Harrington, 
Selective Agent, 61, Eastcastle Street, London, W. I. Telephone 


prepared, income tax and excess profits adjusted.—G. A. 
Triptree, 3, Gillingham Street, Victoria Station. 3758 


RE you wanting commutators? We make all sizes up to 6” 
brush surface. Quick delivery. Commutators for automobile 
lighting and starting sets a speciality.— Watliff Co., 38, Webb's 
Road, Battersea, 8.W. 11. 3644 


AYLESS and Potter, Gladstone Mews, Wood Green, N. 22, 
require additional machine and fitting work for all kinds of 
electrical apparatus. Repetition or repairs, Enquiries solicited. 
934 


LECTRICIANS wanted to send 18. for 12 different diagrams 
of connections of motors, А.С. and D.O., with starters and 
controllers.—Cooper, Teeswold, Redoar. 3581 


1 н.р. Series Motors, semi-enclosed, 2000 R. P. M. (by Wilson Wolf), 
8 80, 200 volt, DC., 10, 250 volt, D.C. £4 178. 9d. each.—Whit- 
field Aviation, Friars Lane, Richmond, Surrey. 1150 


Whcye Advertisements are to be answered to a given Number 
at the ELECTRICAL REVIEW Office, Applications for Names 
and Addresses of the Advertisers will be entirely disregarded, 
&ud Letters giving incorrect Box Numbers will be destroyed. 
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Sales Branch for Lancashire : 41, Arcade Chambers, St. Mary’s Gate, MANCHESTER. 


CHAS. PURDEN, Ltd., Hed Ofc: BIRMINGHAM. 
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Electric Lamp Manu- 
facturers Association 
of Great Britain, Ltd., 


have pleasure ín announcing the íntro- 


duction of the following new sizes of 


Gas Filled 


(Half-watt type) 


Electric Lamps: 
Low Voltage % 40 watt - 5/- 
High , ^60 „ - 7/6 


ELECTRIC LAMP MANUFACTURERS’ ASSOCIATION 
OF GREAT BRITAIN, LIMITED: | 


British Thomson-Houston | Metropolitan- Vickers Electrical 
Co., Ltd. Co., Ltd. 

Edison Swan Electric Co., Pope's Electric Lamp Co., 
Ltd. Ltd. 

English Electric Supplies, | Siemens Bros. & Co., 
Ltd. | e Ltd. 

Foster Engineering Co., Stearn т" Lamp Co., 


General Electric Co., “Z” Electric Lamp Mfg. Co., 
Ltd. | "E | Ltd. 
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NOTICES RELATING TO PATENTS. 
Latest time for receiving, 5 p.m. Wednesday. 


PATENTS, TRADE MARKS & DESIGNS. 
IN ALL COUNTRIES. 
LEWIS WM. GOOLD, A.IL.MECH.E. 
Chartered Patent Agent, Consulting Engincer, Knroled (7.8.4. Patent Attorney 
Automobile and Electrical Dep: ROWLAND L. GOOLD, | 
Associate of the Institution of Automobile Engineers, Associate Inst. E.E., C.P.A., F. C. 3 

Telegrams: Diplomacy. em. Telephone: Central 2700 

6 CORPORATION STREET. BIRMINGHAM. 


John E. Raworth & Moss, | 


5, Victoria Street 
’ WESTMINSTER, S. W. I. Chartered Patent Agents. 


y 


OFFICIAL NOTICES. 
Latest time for receiving, 5 p.m. Wednesday. 


COUNTY BOROUGH OF GRIMSBY. 


Electricity Department. 


T HE CORPORATION are prepared to receive Tenders for 
the following :— 

Specification No. 145.—Boiler House Plant.—The Specifica- 

tion comprises two Water Tube Boilers, together with 

Economisers, Fittings, Fans, Chimney, &&. 

Specification No. 147.—3,000-kw. High Pressure Turbo 
Alternator and Condensing Plant. 

Specifications and Drawings may be obtained from the 
undersigned on payment of a deposit of One Guinea, which 
will be returned on receipt of a bona-fide Tender. 

Tenders are to be received by first post Thursday, August 


12th. 
W. A. VIGNOLES, Lieut.-Col., 
Borough Electrical Engineer. 
Corporation Electricity Works, 
Grimsby. 
June, 1920. 1139 


-Tramways Department. 


HE TRAMWAYS COMMITTEE invites Tenders for the 
supply of Converting Plant to transform from 6,600 
volts, 3-phase, 50 periods, to 500/550 volts р.с. Output 500 
kilowatts. 
Conditions on applicaton to 
THE ENGINEER AND GENERAL MANAGER. 
Corporation Tramway, 


Deepdale, Preston. · 1153 


CORPORATION OF NUNEATON. 


Electricity Department. 


HE NUNEATON CORPORATION are prepared to re- 
ceive Tenders for the Supply, Delivery, and Erection of. 
One 500-K W. Rotary Converter, Transformer, and Acces- 


sories. 

A copy of the Specification, General Conditions, and Form 
of Tender may be had gratis on application to the under- 
signed. Additional copies of the Specification are obtainable 
(if required) on payment of 2s. 6d. per copy to cover cosb 
of printing. 

Tenders, addressed to the Chairman of the Electricity Com- 
mittee, Electricity Works, Nuneaton, and endorsed '' Tender 
for Rotary Converter," will be accepted up to July 3lst. 

The Corporation does not bind itself to accept the lowest 


or any Tender. 
S. CAMERON GIBSON, M. I. E. E., 
Borough Electrical. Engineer. 
Electricity Works, 
Nuneaton. 1908 


BRENTFORD UNION. 


To Electrical Contractors. 


HE BOARD OF GUARDIANS invite ‘Tenders for the 
Electric Lighting Installations required in the Offices. 
Infirmary, and part of the Union Buildings. 

Specifications and Bills of Quantities can be obtained from 
the undersigned after July lst, 1920, upon payment of £l ls., 
which will be returned on receipt of a bona-fide Tender. 

Tenders to be addressed to the Clerk to the Guardians. 
Union Offices, Isleworth, Middlesex, sealed and endorsed 
„Tender for Electrie lighting.” and delivered not later than 
12 o'clock noon on Trespay, JuLy 13th. 1920. 

The Guardians.do not bind themselves to accept the lowest 
or any Tender. 


By order. | 
F. E. HARMSWORTH. 
Clerk to the Guardians. 
Union Offices, | 
Isleworth, Middlesex. 
June 93rd, 1920. | ; 1195 
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OFFICIAL NOTICES.—( Continued. ) 


COMMONWEALTH OF AUSTRALIA. 


Postmaster-General's Department. 


[Y ENDERS are invited up to AucusT 3rd, 1920, for the 
supply, delivery, and erection at the Telegraph Office, 
Perth, Western Australia, of 396 Accumulators, in accordance 
with Schedule W.A.668. 
Tender Forms, &c., may be obtained at-the Office of the 
High Commissioner for Australia, Room 406, Australia House, 
Strand, W.O. 2. | 


GEO. H. WISE, 
Postmaster General. 


PORTSMOUTH CORPORATION. 
Tramways Committee. | 


HE TRAMWAYS COMMITTEE of the above Corporation 
invite Tenders for the eupply of the undermentioned 
materials :— 
1,000 tons Steel Girder Tram Rails (B.S. Section No. 3). 
20 tons Steel Fishplates. 
5 tons Fishbolts.: 
30 tons W.I. Tiebara (5 ft.). 

The Specification and Form of Tender may be obtained 
upon application to the Engineer, Mr. V. G. Lironi, M.I.M.E., 
A. M. I. E. E., Engineer'e Office, Fratton Grove, Portsmouth. 

Tenders, marked ‘‘ Tender for ——,” to be delivered to the 
Town Clerk, Town Hall, Portsmouth, not later than 10 a.m. 
on ТОЕЗрАҮ, JuLy 20th, 1920. 

The form of Tender must include a declaration that the 
person making the Tender pays the rates of wages and ob- 
eerves the hours of labour and conditions contained in the 
Corporation Fair Wages Clause. | 

The Committee do not bind themselves to accept the lowest 


or any tender. 
G. HAMMOND EET ч 
own Clerk. 


"Town Hall, Portsmouth. 
June 98th, 1920. 1169 


F. WIGGINS & SONS. 


' Telephone: Avenue 2248 
| : FOR INSULATION. 
; Largest Stock in the World, 


102, 103 & 104, Minorles, LONDON, E 1. 


ELECTRICAL ©. ENGINFEPING PEVE? OPMENT: 


\ Е 


BLECTRICAL REVIEVv . 


Beas AND CASES.—Subsoribersand ethers can have their half- ly 
numbers bound handsemely in Black Cloth at the rate of 6/6 per Volume 
including Index, Oases for binding'are alsolsupplied at 4/6 each, Indicee gd, each. 


EDUCATIONAL NOTICES. 


Latest time for receiving, 5 p.m. Wednesday. 


SECURE PROFESSIONAL ADVANCEMENT NOW THROUGH ''U.E.C."! 


The U. E. C.“ system of INDIVIDUALISED CORRESPONDENCE TUITION will 
secure your early success in any of the recognised Engineering Exams., 
such as: Matriculation, B.Sc. (Eng.). City and Guilds Exams., 


A. M. l. E. E., A. M. l. C. E., A. M. I. M. E., etc. 
Specialised Courses in MATHEMATICS and all branches of 
ELECTRICAL, MECHANICAL & CIVIL ENGINEERING. 


Approved by Ministry of Labeur, Appointments Dept. 


Our Eleven Years! Records represent Hundreds of Successes, 


Write NOW, saying what interests you, to:— 
SECRETARY'S DEPARTMENT (Desk A), 
UNIVERSITY ENGINEERING COLLEGE, > 
Westgate-on-Sea, Kent, 
and asking for a FREE Copy of U. E C." Prospectus No. 8. 8631 
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N. C. S. 
PORTABLE INSTRUMENTS 


Portable Sub-Standard 
Multi- Range Voltmeter. 


Multi-range dynamometer type Voltmeter, sub- 
| standard pattern suitable for Alternating and 
МОК Е eae enone | Continuous Currents. Instruments fitted in polished 
Multi-Range Voltmeter. | lock-up wooden сазе with mirror scale and edgewise 
pointer, | , | 


Portable 
Soft-Iron Ammeter. | 


* N.C.S." Portable Ammeter in polished wood case, 
moving coil type for continuous current only ; moving 
iron type for continuous and alternating currents. 


N.C.S. Portable 
Ammeter. 


The “OHMER” 
Portable Insulation Testing Set. 


This testing set possesses many very distinct advantages 
over all other Ohmmeters, and it is the lightest, best 
and cheapest instrument of its kind on the market. 
It is built to stand rough handling, reads directly in 
megohms, and is independent of the voltage or speed 
of the generator, and weighs less than 14 lbs. 


—— —— а on 


The OHMER 
Insulation Testing Set. 


|| NALDER BROS. & THOMPSON, LTD., 
| | . 97a, Dalston Lane, | 
E eee LONDON, E.. ‘OCCLUDE, KINLAND, LONDON.” 
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Domestic [лвнтїх« Barreres. 


GREAT deal of the Electrical Contractors’ business 

in the future will be the fitting of and maintenance of 
self-contained Lighting and Power Plants for Country 
Houses. In these installations a great amount of the 
burden falls on the Storage Battery. It, therefore, follows 
that it is sound business to instal only a battery of 
proved reliability, with many years’ reputation behind it. 
The battery is rightly a specialist’s job, and we can 
claim to be specialists, in that for nearly 30 years 
we have made batteries — and nothing but batteries. 


Specify “Chloride Е and ensure 
SATISFACTION. - 


Chlorid 


London Depot & Showrooms: 220, Shaftesbury Avenue, W. C. 2 (New Oxford Street End).“ 


ELECTRICAL CLIFTON JUNCTION, 
STORAGE Co. MANCHESTER. 


LONDON OFFICE : 
LIMITED vw 39, VICTORIA STREET, S.W. 1. 


— 


\ 


BELL PUSHES, PEAR PUSHES, 
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C. E. A. 


COMMERCIAL ELECTRICAL ACCESSORIES 
9, Diana Place, Euston Road, 
London, N.W. 1. 


ephone : Museum 833. 


r 
Eusroad, London.” 


SPECIAL CONDUIT OFFER NOW WITHDRAWN. 


ENTIRE STOCK SOLD. 


‘ENQUIRIES INVITED FOR THE FOLLOWING: 
English Black Adapters. 5-amp. and 10-amp. Coupled Switches. 


No. 2, Porous Pots. No. 2, Zincs. 3" All Metal Bells. 
Dry Cells. Conduit Fittings. 
Best English C.G., S.C. Heavy Type Lampholders. 


Table Standards. Metal and Wood Swan Neck Brackets. . 


MICA MICA 


Cut or Uncut in Original Cases. 
Uncut and Slab Selected to Specified Sizes. 
Cut, Built up, Gauged, or Split to Exact Requirements. 
Soft, Hard, Clear, Stained, Spotted. Ruby, Green, or Brown. 
Splittings, Washers, Discs and Stampings of Every Kind. 


Speedy Deliveries. Urgent uraers Specially Attended to. 


L. VANDERVELDE (Late D. JAROSLAW), 19, TOWER HILL, LONDON, E.C. 3 


Now from STOCK: и 


ROSETTES, ADAPTORS 


AND OTHER 


TURNED WOOD ACCESSORIES. 


H. SLOOG, 4“. great Marlborough St., London, W. i. 


Telephone: Regent 2460, Telegrams: '' Omsioogech. 'Phone, London.” 
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If you want nicely-finished casing and capping 
we have the material 10 suit—sound, clean-cut 
wood with a smooth finish. We can supply 
all sizes promptly at competitive prices. 


Write for an estimate. 


“Z” ELECTRIC LAMP МЕС. Co., Ltd. 


General Supplies Department SOUTHFIELDS, LONDON, S. W. 18. 
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TESTING RESISTANCES 


For Calibration and Experimental Work. 


EXHAUST 


FANS 


ALL TYPES 
FOR 
ALL CONDITIONS 
OF We manufacture Resistances for Meter Testing, Phetometic 
SERVICE. Work, Wireless Telegraphy, Cinematograph. Theatre Dimmers, ` 


ORC Arc Welding and for all purposes. 
Write for Particulars and Prices. — — 


5. G. LEACH & CO., LTD., 


Electrical Engineers and Manufacturers, 


26—30, Artillery Lane, LONDON, E.C. 2. 


-— 


i Please address your enquiries te - 


THE CRESSALL MANUFACTURING Co., 


| | 40 & 41, ааай. ада poe | | 
ELECTRIC CANDLE 
LAMPS. 


All Standard Voltages 
FROM STOCK. 


SEND US YOUR ENQUIRIES FOR SPECIAL LAMPS.. 


BRITISH ELECTRIC LAMPS, kd. 


173, Hartfield Road, 
WIMBLEDON, S.W. 19. 
"Grams:  ETORGANCO, "PHONE, LONDOR., 
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| EBONITE 


TONS 
{ and numerous Sizes EBONITE-VULCANITE owing to ius 


of SHEET, ROD and TUBING in London Stock, in various Qualities 
special nature, can only be made successfully after many years of 
experience. 


We have been manufacturing this material for nearly 70 years. 
6 Manufacturers of EVERY THING that can be made in EBONITE. 


AMERICAN HARD RUBBER CO. 


(BRITAIN), LIMITED, 


* Eboniseth, London.“ 13a, FORE STREET, 
| Central 12764. LONDON, Е.С. 2. 


dene: 981 Wimbledon. 
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To Contractors, Agents and Users of | Contractors, Agents and Users of | Agents and Users of 


LOW | VOLTAGE LIGHTING PLANTS. 


у тне T,B.S. ELECTRICAL CONSTRUCTION C0., L^ 


68, VICTORIA STREET, WESTMINSTER, S. W., 


Telephone: VICTORIA 1972. 


САМ SUPPLY YOU WITH 


"VACUUM CLEANERS 
TOASTER, HOTPLATES 
KETTLES 32 TO 250 

VOLTS | 
IRONS FROM STOCK 
LAMPS, etc. 


EE — 5 — —— -- ——ę— 


Specialise in STANNOS WIRE and Accessories for 
your Low Voltage Installations. 


NO WAI — nM тене LLL 


amic Cons 
ЖУ уы» — КЕЛҮ, д, 


c 


Je/egrams :- EU. Je/ephorne :- 
"ELEDAMIC PHONE, LONDON: er ee / NEW CROSS 76. - 
EFFICIENCY. AN LIGHTNESS. 
| 
| 
| 
: j 
STOCK DYNAMOS | STOCK MOTORS ` 
2 10 3 K.W. Ready for quick despatch :— 72 10 4 B.H.P. 
& i H.P., 1900 R.P.M., 220 volts, £13 10s. 
11 H. P., 14.00 R.P.M., 229 volts, £24 10s. 
Te nperature rise 75°F. 12 months’ gua 
y 2 
A B 1  ces.- 
| 


к F NEW CROSS ROAD: LONDON SE 
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COSTS GRAPH 


JULY ^UG Sep Oct 


Sd ent ARTIS ERA. St E. moder ST жеу e cred. cre 

1% APR $,* iA. ,“. X42 ` "v, Р ne: 2 v. 
/ ^ 

„ 9 Ta ae ~ " 


The effect of go 


Output is increased because the 
workers are able to see more 
clearly and to work with greater 
speed. Spoilage is diminished— 
risk of accidents is lessened— 
supervision is easier and pro- 
duction costs are reduced. 
Lighting Advice Free. 
The British Thomson-Houston Co Ltd 


Mazda House, 77, Upper Thames Street, London, Е.С.4 
Works: Rugby — œ Branches in all large towns — 


4 a — ` - - H — — - 
е d 2. dan ns, t ali nh — - z С г 7 
m ” PRY > " E ^ : qw. *. , 


EVERY INSTALLATION ENGINEER 


— Should join his Trade Protection Organisation, — 


ELECTRICAL CONTRACTORS ASSOCIATION 


(Incorporated). 


GALLERIES FOR GLASS SHADES 


21" Flat, 2“ Dome, 3j" Flat type. 


Wholesale Only. Delivery from Stock. 


Send us your Enquiries for Electrical Stampings. 
COMPETITIVE PRICES. . QUICK DELIVERY. 


PHILLIPS & TURNER, 


115, EDMUND STREET, BIRMINGHAM. 


Inquiries cordially invited by the Secretary— 
ч L. б. TATE, 11, Southampton Row, М.С. f. 
Telegraphin Address: Nafarta, Phone, London. Telephone No: Museum 4088 


25 - Amp. 


Single Pole 


KNIFE 
SWITCH 
ms PRICE 6/- EACH. 


50-Amp. double-pole - 8/G 


"SISTOFLEX" “=: 


VARNISHED CLOTH, SILK, PAPER & CLOTH TAPES. 
INSULATORS of the highest 
quality, and are reliable. IMMEDIATE DELIVERY. 75-Amp. three-pole - 14/- 
LARGE STOCKS. PROMPT DELIVERY. Special Quotations for Large Quantities. 


* а... 8 ARATI 
icicgrams: NYKOPING LONDON. 


Prices and Samples on application. Central 4612. MANCHESTER. "WAKEFUL." 
ШШЩЩ ШЙТТЖТШНШЇЛЛЛИЛИЛҮ о 
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SPICER BROTHERS, LI. ney Brige Street PURSER & BUTLER, 
Telephcre i 


CiT 6251 (6 iinis), Telephone: 1 . Princess St. Telegrams: 


Manufacturers of 
MICANITE. 


HARD BROWN MOULDING SHEETS: FLEXIBLE MICANITE IMPROVED QUALITY for 
COMMUTATOR SEGMENTS (milled dead to gauge), MICAFOLIUM (sheets and rolls), MICA 
CLOTH & PAPER, MCULDED RINGS, TUBES, TROUGHS, BUSHES. WASHERS, &c. &c. 
PHENOID Sheets, Cylinders, Tubes and Washers. 


MICA. 


CUT & GAUGED (or roughly trimmed pieces). MICA SPLITTINGS. &c, Фс. ' 


VOLTA WORKS, BROMLEY (KENT), LONDON, S.E. Тсс ;QMIGAMANU. LONDON: 


аи 


E 


E 
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SPON'S ELECTRICAL 
POCKET BOOK. 


А Referenca Book of General Electrical Information, Formule and 
Tables for P actical Engiaeers. 


W. Н. MOLESWORTH, M. i. E. E., M.I.M.E. 


Fcap. 8 vo., 500 pp. 326 Illus. &s. 6d. nett.; postage 6d., abroad, 9d. 


This is a concise and handy pocket book for the Practical Engineer, and 
һа; been. compiled by those world-famous Engineers the Molesworths."' 

lhe book is thoroughly up to date, and consists of 500 pages of valuable 
information, including 50 pages of useful tables and metric equivalents, and 
it has that present-day rare quality of being cheap, costing only 8s. 6d. nct. 

Wnong the chief features of the book may be mentioned the latest: I. E. E. 
rules are given in full; the superior arrangement of the subject matter. 
sing clearness and saving the labour of calculation; the full treatment given 
to electric traction of all kinds, which contains the most up to date valuable 
data. The subjects of Transmission Lines, Circuits, Testing, Batteries, Fur- 
плос, Heating, Conductors, D. ard A. Currents and Machinery and Plant, 
Хе. are treated in that practical and readily accessible form that users of 
** Molesworth "" are so well acquainted with. 


E. & F. N. SPON, Ltd., 57, Haymarket, LONDON, S.W. 1 
Ку зс ыс сусу усыз CE ON EM а ука gE INET: IETS EN MU) 
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SIMPLEX 
TALKS. 


‘No. 4. 


T is an axiom that labour 
is the most uncertain factor 
in an installation. 


It isequally axiomatic that labour 
in a modern, .well-equipped fac- 
tory is more productive than on 
a temporary wiring job. 


- 


The Simplex Works put the = 
Jabour into the conduits and = 
fittings, whilst they are in the E 
well-equipped factory, where that = 
labour is most advantageously : 
used, so that the contractor can 3 
put the minimum labour into А 


Fog every Switchboard need the highly specialised 
engineering shops of J. T. LOWKE & SONS are at 
your service. Switchgear of standard patterns can 
be supplied from stock, or any patterns at short 
notice and competitive prices. 
Illustration shows one of our standard pattern 
switchboards. Panels are of slate or our Special 
Composition. Instruments are of sound design 
and guaranteed accurate. All materials and work- 
manship are of highest grade. 


LET. US HAVE YOUR ENQUIRIES 
for Switchboards, singly or in quantities. 


We also make Complete Electric Lighting Plant and 
Electric Pumping Plant, and undertake installations 
or supply any items of equipment. 

Write for Estimate or Suggestions. 


J. T. LOWKE & SONS, Central Works, NORTHAMPTON. 


the installation work, where it 
is less advantageous. 


Thus a Simplex job is not only 
a better, but also a less expen- 
sive job than any other. 


THIS IS SIMPLEX SERVICE. 


IMPLE 


HEAD OFFICE AND WORKS: 


GARRISON LANE BIRMINGHAM. 


E. P. BENNETT, Secretary and Sales Manager. 
LONDON : 113-117, CHARING CROSS RD., W.C. 


MANCHESTER - . - 16, Corporation Street 
GLASGOW Y - - - - 724, Waterloo Street 
NEWCASILH - - - -  - 6l, High Bridge 
BRISTOL - - - - 10-11, Denmark Street 


REJAX LIGHT and POWER PLANTS. 


' ouses, Farms, 


ELECTRICAL ENGINBERS Por, ouses, Б 

al! over the Country want this Schools, a 
‘Plant. It is a first-rate selling Garages, Churches. 
prop s tion and appeals to the 

‘ayman and €ngineer alike. 

Nearly every country h-use and 

farm is a prospect. Write imme- 

diately for fuller details, terms 

and territory, or you may find this 

valuable Agency closed for your 

district. 


Rejax-Phelps Light and Power 
lant gives 3 Н.Р, on belt 
charges accumulators at same 
tims at almost negligible cost. 
Self-starting, automatic stopping, 


suitable for installation of 20 to 
150, 25-C.P. lamps. 


14-KW. Plant, complete 
with Accumulators, 
Switchboard, &c. Price 
£155 plus 10%. 


REJAX, LTD., 


LIVERPOOL - - - - - 96. Whitechapel 
NOTTINGHAM .- - H, M. Davies. Representative 
LBEDS - - - - - 6. Wbite Horae Street 
SWANSEA - - - - - 5. College Street 
CARDIFF - . - - - 4. Westgate Street 
SHEFFIELD- .- - 281-3. Attercliffe Common 


+ 
U шшш 1345813181207 0 5 A PERPAU QUE Овена Не ТЕТЕ ЕТ ЕЕН ТАТЕВЕТЕ ТТНТ крыла UI PER a PPP CL LO IT Pe dd (DESSES SEEE SAALE i: 


Б” 


4, Accessory Hse, Percy St., TOTTENHAM COURT Rd., LONDON, W.1. 
Te'ephone : MUSEUM 400 Telagrame : *‘ REJAXESRO, OX. LONDON " 
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WIS | 


ROYAL S | Е 


EDISWAN 


GAS FILLED LAMPS. 
New Sizes of Low Wattage Lamps. 


Ф 


Two jew sizes of lamps of low wattage 
are now available. 


100-130 volts, 40 watts 5/- 
200-250 „ 60 776 


= 


ORDER YOUR SEASON'S REQUIREMENTS | 


АТ ОКСЕ. 


} LI 
g ^ 
ы Е 
" 4 — t 

228 Je yet l " m 
t "| 7 4 \ 

"i 14 

: -Ai 

N of b 


MADE Л cunt | 


High Intrinsic 

| \ . Brilliancy. 
j 
i 


Concentrated Light. 


| Fconomy and 


Durability. 


200/250 volts, GO watts. 
Full size. 


4, 
Б медый? 
s» 


It you have not already received . v 


| | our new list, please write for a copy. — m 


Full size. 


The Edison Swan Electric Company, Ltd. 
Ponders End, Middlesex. 
123/5, Queen Victoria Street, E.C. 4. 71, Victoria Street, S.W. 1. 


T BRANCHES:— 
| .. BRIGHTON, BRISTOL, SELFAST, BIRMINGHAM. CARDIFF, CORK. DUBLIN, DUNDEE, GLASGOW, HULL. LEEDS, 
| . Y LEICESTER, LIVERPOOL, MANCHESTER, MIDDLESBROUGH, NEWCASTLE-ON-TYNE, NOTTINGHAM, SOUTHAMPTON, 
SHEFFIELD, SWANSEA. 


July 2, 1936. 


“ PLAIN.” “ MORSE, BEVELLED.” 
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' DOT." % ADAMS." % HERRING-BONE." 


IN CONJUNCTION WITH THE ABOVE WE STOCK: 


SUNK SWITCHES, r 
— SUNK BOXES (WOOD & IRON), 
— SUNK PLUGS & PUSHES. 


For fully-detailed lllustrated Price List write : 


DOWNES & DAVIES. 


LIVERPOOL : MANCHESTER : 
1.& 3, Stanley St. 22827, Faulkner St. 


Telephone No.: Central 5794 & 5773. Telephone No.: City 485. 
^ Telegrams: Utis. 
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E guarantee that the Insulated 

Cables we manufacture, namely, 
"Saturn" Brand, are equal in every 
respect to "Association" makes. Better 
Cables and Wires than “ Saturn ” it is 
impossible to procure. Yet the prices 
we can quote show a distinct advantage 
to the buyer. Particularly does this 
apply to large sizes. 


Ask us for an estimate ed онна: 


— , 
P 0 6 


H-W-Smith © C=? 
Electrical СА Makers re Drawer 
LYDBROOK GLO'S. 


— 


e 


You will find Beldenamel" Wire 
better {һап silk- covered wire for the 
windings of instruments, magnetos 
and small motore. Gauge for gauge 
it is of smaller diameter, therefore 
invaluable where space is limited. 


Bolden 


ENAMELLED WIRE 


has four times the dielectric strength of 
silk or cotton insulation, averaging 600 
volts per mil thickness of enamel, and is 
unaffected by oil, weak acid or water. It 


BALL BEARINGS 


are the most accessible. 


The inner and outer races can be 
separated and re-assembled with- 
out the aid of tools. This 15 а 
great feature, for it facilitates 
cleaning and lubrication, and 


never cracks, no matter how you bend it. enables Norma Bearings to be 
None genuine unless maker's name and registered kept in perfect condition inde- 
trade mark Beldenamel“ appears on every spool. Е » 
ч | ма at finitely. For small turbines, 
We can supply any sizes B. & 5. gauges or British D 
SW.G. Write for prices and samples. motors, magnetos, drills and 


other high-speed machines these 
bearings are ideal, for they carry 
a greater load than others of equal 
size, have a longer life, and are 
quite noiseless. All parts are 
interchangeable. 


THE STANDARD 
INSULATOR C? 15 


(8^ Salusbury Rd, 
Kilburn, London, ММС. 


Ask for further details. 


THE STANDARD 
INSULATOR C? L? 
78˙Salusbur Road 
Kilbupn London NW. О, 
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TRAUMA 


MOTORS 
From Stock. 


h.p. to 12 h.p. D.C. Motors. 


[IE 11022 


д 


i 


|! 


FOR IMMEDIATE DELIVERY. FOR IMMEDIATE OELIVERY. 


A QUANTITY OF 
$h.p., 220/240 volts, 
1700 and 1800 r.p.m. 


4 h. p., 110 volts, 
1100, 1300, 1500 r. p. m. 


1 h. p. 220 volts, 1400 r. p. m. 
1} h. p., 250 volts, 1600 r. p. m. 
2 h. p., 110 volts, 1000 r. p. m. 


: A QUANTITY OF 
J h.p., 220/240 volts, 
1700 and 1800 r.p.m. 


1 h. p., 110 volts, 
1100, 1300, 1500 r. p. m. 


1h. p., 220 volts, 1400 r. p. m. 
14 h. p., 250 volts, 1600 r. p. m. 
2 h.p., 110 volts, 1000 r. p. m. 


ШШШ ЛЛ ШАЛАШ ААИ 


Competitive prices can be offered for high-grade quality 
and design. We have our own Foundry and manufacture six 
frame sizes only, and standardise on quantity production. 


Our NEW Fool-proof 


“patented " 
Fuse - Switches. 


All-in-one. 
Our D.C. Starters. 
Enquiries Invited. Catalogues sent on Application. 


THE SIMOON 


ENGINEERING CO., LTD., 


Manufacturing, Electrical and Mechanical Engineers, 


BRAMBER ROAD, LONDON, W. 14. 


AURIUM NNNM 


ШО) 


| 


Ш 


Telephone : Western 4614—4615. Telegrams: '' Wenginorks Phone, London. 


CRASSA STATE US О UNA WA 


ТИТИ 


ШОШ 
AIUTO 
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£20 Reward for an Idea. 


E are a multiple firm of Ladies’ Tailors and Costumiers, 
and are just going to make still further heavy reductions 
on the sale of the stock at all our branches during the sale. 


е 
mmis 


[ 
\ 


AUN 


ШИ 


\\ 


| 
| 


We usually announce this fact by printed notices, but we 
do not think this sufficiently strong enough to impress the 
“passer-by.” 


QUU 


| 


We therefore require an original way of showing how 
prices have still further been reduced by an electrical worked 
idea, including both lighting and motion, and not to cost 
more than about Z 10 for each branch. 


£20 will be awarded for the scheme that will be used. 


Е If any further particuiar are required please write to the 
address below. 


| 


p 


Entries to be sent in not bir than July 10th to— 


/ 


| 
STYLE & MANTLE (Publicity Dept.), 1, Godliman St., St. Pauls, London, E.C.4. 


AULA 


| 


ШТ 


= 
ili 


ШШ mien lE 


- = = THE - - - 


ALTO Accumulators 


| THE FACE“ TERMINAL 


Ghowing Wires in. Position. ‚ 


Ready for attachtnent. 


y AGES.—Indestructible. Facility with which it be Ёхед to cable. 
ADVANT b by havi (us ‘ih messes of l Catan conc rn betwesa 
3 we always assured. All in one piece; а 


Send for Prices and List of All Kinds of Terminals. 


ROSS COURTNEY & CO., Ltd. 


UPPER HOLLOWAY, LONDON, N. 


WIRE ^» TAPE 


— For — 


ELECTRIC HEATING DEVICES, 


THESE HAVE STOOD THE TEST 
WHERE OTHERS HAVE FAILED. 


COMPARE OUR PRICES WITH OTHERS 
4 Volt, 10 amp.-hours 13/- each 


4, 20 „ „ 15/. , ELECTRIC RESISTANCE UNITS, 
4.40. „ "I. and ALL NICKEL ALLOY REQUIREMENTS. 
4 „ 60 „ „ 28 / , NICKEL-MANCANESE, ONEL 
e NICKEL-COPPER, ETAL 

THE WHOLESALE FITTINGS со, 11 | е. 


Complete Catalogue upon Request. 


THE ELECTRICAL ALLOY COMPANY, 


. Mills: Morristown, New Jersey, U.S.A. . 
Cable Address: Ею, New York. Codes: A.B.C. (Sth Edition) : Lieben. 
London Office: Б, CHANCERY LANE, W.C. 2. 


- LONDON: MANCHESTER: BRISTOL: 


28, 25, 27, 41, Shudehlll. 14, North Street, 
Commercial St., E.I — .. b Stokes Croft. 


South". Condon” Depot :— 65, “Newington Butts, S. F. 11. 
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SYNCHRONOUS 


ША ШШ 


FOR ALL PURPOSES IN WHICH А D.C. SUPPLY IS REQUIRED FROM А.С. MAINS, SUCH AS 


FOR CINEMAS, BATTERY CHARGING, WELDING, 
MEDICAL WORK, &c., &c. 


SINGLE, TWO OR THREE-PHASE, 250- WATT TO 50-KW. CAPACITY. 
HIGH EFFICIENCY = OVER 3957; POWER FACTCR. 


PRICES AND PARTICULARS ON APPLICATION. 


IN STOCK 
ТО BE SOLD CHEAP 


| 75,000 v 2 


DOUBLE Runs = TWISTED, COTTON FLEX 


60 ---. CABLE. 


The ELECTRICAL ENGINEERING & EQUIPMENT Co. , Ltd. 


Ti-, ce 12 1 T6. . Bank Buildings, 109-111, New Oxford Street, Londen, W.C.1. 


A. WALKINGTON, 6, Melton Grove, мечи 5 Nottingham. 
Provincial Representatives | А D. M. HALL, North Greenhill C Раш 
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There are no. “extras” to a 
BROOK quotation— the price 
quoted is fixed for 7 days, and 
you can safely base all ycur calcula- 


tions upon it. 


BROOK'S DRIP PROOF MOTOR. 


A.C. only. 


EMPRESS WORKS, 
HUDDERSFIELD. 


MANCHESTER : LONDON : | LEEDS : 
54, CORPORATION ST. 11, QUEEN VICTORIA ST, Е.С. 4. 49, BASINGHALL ST 


Telephone : CEN TRAL 6264. telephone :—CITY 4468. Telegrams: ‘‘ Phasebroo, Phone, London. Telephone: LEEDS 233968. 


E. BROOK, L'^- 


n cl ъ ь— _— ь» „-„--—-є.+Є+-+Ҥ+—Ҥ—-—-+--е-есе{  —Ҥ+—+++=——+——+—+=——+—=—+——+———+—+——= 
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80 1 linea). 


J. P. HALL « C?- 


| ао. OLDHAM. 


ч DYNAMO, ч 
are 


p. FOR 

Direct or 

Alternating 
o g Current. 


60-H.P. D.C MOTOR WITH BEDPLATE AND OUTER SEXE: е 9990000008 


SWITCHBOARDS 


SLATE, MARBLE, SHEET STEEL. 


OIL-BREAK 
SWITCHES. 


1 


ISOLATING 
SWITCHES. 


| KNIFE IRONCLAD 
«| SWITCHES. SWITCHES. 
|: 
"loa Office and Works: . Londen Office : 
"ES" FERGUSON, PAILIN, LTD. "xe 
Jiu =» SWITCHGEAR SPECIALISTS Telegram "Fee, 
|" Tension, Manchester." : Phone, London.” 


Ce a че 77: 


. 
- — — 
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“TUCKER”  — | 
SWITCHBOARDS. | 


SPECIFICATION. 


Two 6"-Dial Dead-Beat Ammeters—Read- 
ing Charge and Discharge. 
One 6"-Dial Dead-Beat Voltmeter. i 
One D.P. 2-way and Off” Voltmeter | 
Switch. | | 
One S.P. Voltmeter Fuse—One Charge апа | 
| 


Pyar 


Discharge Battery Switch, with Direct- 
Running Stud on Discharge Side. 
One Auto-Battery Cut-in and Cut-out. 
Two D.P. Tandem “ O.K.” Knife Switches. 


Four S.P. “Н” Type Replacement Fuses. 


FUNCTIONS OF THE BOARD. 
1. CHARGE THE BATTERY. 
2. DISCHARGE THE BATTERY. 
3. RUN DIRECT FROM DYNAMO TO 
LIGHTS. 
4. CHARGE THE BATTERY & SUPPLY 
THE LIGHTS SIMULTANEOUSLY. 


STANDARD BATTERY 
CHARGING SWITCHBOARD. 


J. H. TUCKER & CO., E? | 


SWITCHES. ACCESSORIES. IRONCLAD GEAR. SWITCHGEAR. 
-= King’s Road, Hay Mills, 
BIRMINGHAM. 


RECISTEREO 
i TRADE MARK 


— 29 7/4 


iY SSE 
Е | | 
| \ 
1 
; * 


(Testing Instruments 


"een, 


“Megger” is the Registered Trade Mark covering а ful range 
of High Class Electrical Instruments manufactured only by 


rtr dd. dE ааа Ст 


„ Эи EVERSHED & VIGNOLES, LTD., | 
ACTON LANE WORKS, CHISWICK, LONDON. W. 4. Е 


| — i A 02, ЗСТ" " TO M б А 
уаз ш ad | „ aay ~ Telephone : Chiswick 1370. Telegrams : Dorothea. Chisk, London.” „ам? ed 7 M 


VI. 


Prented by Warum Catz, LTD., 147-150, Saffron Hill, E.C. 1, and published by the ELECTRICAL Raview, LTD., 4, Ludgate Hill, London, E. C. 4. | 
t 


| 
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helerornoluyour  . & 
| Power Plant is the ү 
most efhcient and : 
your Produchon of the - 
highest, you certainly 
wart the most reliable 
connection between the 
two. You do not need 


us to tell you the many 
reasons why. A little 
thought on the effect 


of cable breakdown 


B wil supply the reasons 
: Uour cables must be 


r sale and sure 


| HENLEY | 
| “ABLE” | 


Issued by. W. T. Henley's Celegraph Werks Co., Ltd, Blomfield Street, London, Е.С. 2. 
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Аге уои ап 


XCEL 


STOCKIST ? 


| 


To lift the World's giant loads, to 
concentrate the energies of the 
Universe in performing man's finest 
work, to lighten darkness, to make 


alloy ent, 


AND = aoe PLANT 


If not, write for Pam phlets tasks easy and to promote happiness 
of the XCEL Family— : a in is the озар of B QA 
о apply the atent power of a vast storage of electricity 


| to the interests of every home has too long remained an 

XCEL IRON unsolved problem. The isolated farmhouse, the riverside 
э bungalow and the vé ad residence were all denied their 

share in a great boon; Lalley Light Plant meets the situation. 

XCEL KETTLE, 3 It starts with the turning of a switch and stops automatically 
when the 16-cell storage battery is charged. It 15 water- 

XCEL COOKER cooled, silent, and can be safely installed in any part of the 
9 house. The reputation of the Studebaker car is behind 

the Lalley Light. For all-round efficiency, economy and 


The | АП British Electrical stability it 1s unique. 


ARE YOU IN A POSITION TO OFFER ІТ? 


Apparatus. Price complete with e 1 54 DELIVERED 


Battery, Water-tank F.O.R. LONDON. 


and Connections: 


THEY BRING REPEAT ORDERS. e ees ee’ LTD. 


Plant Department), 
117-123, Great Portland Street, LONDON, W.1. 


BIRTH.—On the 1st June, 1920, puc ecl "Studebaker, Wasde 1 
to the Xcel family, a Wire-Drawn 
Lamp, Cousin to the above. 


DRAKE & GORHAM WHOLESALE 


LONDON - . . * 67, Long Acre, W.C. 2. 
MANCHESTER . . . . 29, Piccadilly. 
GLASGOW . 50, Wellington Street. 
LIVERPOOL . . . - Gla, Bold Street. 
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Tze Sale 


of. a Crypto Motor or Genera- 

tor means more than just a 
| solitary transaction. It 
means a pleased customer— 


3 
m 


| your reputation enhanced— 
9 further business. 
| Is that what YOU want ? 
| Crypto Manufactures will 
ў help you. 
JUST POST ALONG THAT ENQUIRY. 
- Crypto Electrical Co., Ltd. 
Dept. C. Crypto: Works. 
Acton Lane — Willesden — London. 
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CONTRACTORS’ 


COLUMN. 


[The following information is published in the шее of — eontractors and others who are seeking for openings fer new businesé. 


ble expense is incurred im the produ 


ABERDEEN .—Extensions of Esplanade (27,840 and 216,900); City Engineer. 


SNe конор: to Post Office; H.M. Office of Works, Man- 
chester. 


ADLINGTON (Lancs.).—Housing scheme off Chorley Road; T. Leigh, archi- 
tect, Halliwell Street, Chorley. 


ALDERSHOT .—Scottish Memorial Church (£30,000); P. Macgregor Chalmers, 
architect. 


ARBROATH.—Alterations for Arbroath Foundry Co,; the manager. 


AVONMOUTH.—Offices at the docks; Secretary, Docks Committee, 19, Queen 
Square, Bristol. 


R Great Western Street, (ог Grimbly, Hughes and 


BARNET.—Ezxtension to telephone exchange; Secretary, H.M. Office of 


Works, Storev's Gate, Westminster, S. W. I. 

BARNSLEY.—Alterations to St. John's Church; Dyson, Cawthorne & Coles, 
architects, 10, Regent Street. Additions to club, for Hoyland Town 
Working Men's Club and Institute; W. Allen, architect, Market 
Street, Hoyland. 


BATLEY.—Weaving shed extensions for Newsome, West & Co., Staincliffe. 
Additions to Dale Street Mills, for G. H. Wright, Ltd. Shed, 
&c., for Batley Education Committee; borough architect. Addi- 
tions, Pur!well Mills. for J. E. Fozard. Garage, for T. Brook 
and Sons, Warwick Road. Warehouse, for F. B. Whiteley, Ltd., 
Bunkers Lane. Bank, Town Street, Batley Carr, for London 
Joint City & Midland Bank. 


BIDEFORD (Devos).--Church Lads’ Brigade drill hall; H. C. 
DILSDALE (Yorks.).—Weslevan church at Fangdale Beck; trustees. 


BINGLEY.—Curator's house and dining room, for the Beckíoot Estate Co., 
Ltd.; F. Atkinson, architect, Old Bank Chambers. 


BRAINTREE (Essgx'*.—Works, for the Crittall Manufacturing Co. 

BRIDLINGTON.—Additions, Field's Café; Waite & Vaux, 
Street Chambers. 

BRIXWORTH (Nortnants.).—Houses, for the R.D.C.; the surveyor. 


BUDLEIGH SALTERTON.—Post Office; H.M. Office of Works, 
Gate, Westminster, S.W. 1. 


CAMBUSLANG (Lanarksuire).—Cinema theatre, for James M'Menemy. 
CARDIFF.— Biscuit 

chester, 
CASTLEFORD (Yorks.).-—Premises, Carlton Street, for Skclton & Roberts. 


CHESTER.—Shirt-making factory, Northgate Street, for the 
Society; the secretary. 


CHESTERFIELD (Bix pHOlLME).—- Church, for St. 
incumbent. 


CLITHEROE. —Houses, for the R.D.C.; Mr. Taylor, surveyor, 


COATBRIDGE.—Picture theatre, for the В.В. Pictures (1920), Ltd.; J. C. 
Reid, architect, 144, St. Vincent Street, Glasgow. 


CROMPTON.—Dynamo shed, for High Crompton Mills, Ltd. 
for Hawk Mill, Ltd. 


DERRY.—Intercepting hospital; J. M. Robinson, architect. 
DONCASTER.—Hospital, £30,000, in Bawtry Road; borough architect. 
DUNDALK.—Housing scheme (£14,000); secretary, U. D.C. 


Whitehead. 


(£10,000). 
architects, Cliff 


Storey's 
Man- 


factory, for the Co-operative Wholesale Society, 


Co-operative 


Augustine's Parish; the 


Pump house, 


EDINBURGH.-—Additions at Cranstoun public school; J. Kemp, 1, India 
Buildings, Edinburgh. 
EGREMONT (CuwunERLAND).—Additions, Main Street, for the Co-operative 


Society; H. Oldfield, 


ELLESMERE PORT.--Premises, for Pedley, Timperley & Tompkinson, solici- 
tors, and Barclays Bank, Ltd. 


architect, Workington. » 


EPSOM.—Premises for experimental work. &.. Chuters Grove, for Mr. 
Langwell. 61 houses, for the C. D. C.; Crickmer & Fozxlev, 
architects. 

FRASERBURGH.—Picture house; G. Sutherland & C. George, architects, 


26, Crown Street, Aberdeen. 


GALASHIELS.—Additions to spinning mill, for Laidlaw & Fairgrieve. Ltd., 


Ladhope Mill. Spinning and cording mill and transformer house, 
for W. F. Stewart & Co., Ltd., Waukrigg Mill. 


GELLYGAER (CarpirF).—66 houses, Bargoed, for the U.D.C.; 
Williams, architect. 

GLASGOW.—Picture theatre, Victoria Road, for the R.B. 
td.; J. C. Reid, architect, 144, St. 


GI. EN CAR (KxRRY).— Hotel, for J. Clifford. 


P. Jones 


Pictures (1920). 
Vincent. Street. 


GREAT BENTLEY (Essex). Residence, The Green, fo: Mrs. E. Major 
Brown; T. H. Baker, architect, Colchester. 
into St. Peter's school; 


GREAT OUSEBURN.—Conversion of Kirby Hall 

j secretary, Old Peterites’ Club, York. 

GREETI AND (sear HarirAx),—Ex-service men's club premises at Brow Bridge; 
D. H. Thompson, secretary. 


HALIFAN.—Additions for Pye Nest Primitive 
Brearley, 7, West Street, secretary. 


HAMIIATON.,—Alterations to Post) Office and 
Offic: of Works, Edinburgh. 


Methodist Church; John 


Telephone Exchange; H.M. 


HEMEL HEMPSTED (Hrris.). -BakRerv, for the Co-operative Society; the 
secretary. 

HORTON. Extensions to the infirmary; G. Gardiner, architect, 55, High 
Street, Oxford. 

HYNDLAND (Güisscow).—Cinema. theatre, for the R.B. Pictures (1920), Ltd.; 
J. C. Reid, architect, 144, St. Vincent Street, Glasgow. 

KILMARNOCK. —Additions, Townholm (£3,000), for A. A. Warwick; Mr. 


Ford « 


KINGSTON-ON-THAMES.- -Electric light installation, Canbury Gardens. pavi- 
lion, for the T.C. 


architect, 


" NOTTINGHIAM.--Est nsions, for 


ever care is aben to ensure that the information is пен аш ксы. 
; vbese the amount infogmation to be handied is vers 
Dhor. they will be fully 


KNEBWORTH.—Enlargement of the Council school, for the Herts. C.C.; 


secretary, County Education Committee. 


LONDON (Brockisy, S.E.).—Extensions to secondary school 


the L.C.C. . 


Пп.коко, E.— Extensions to Isolation Hospital (£34,000), for the U. D.C.: 
the surveyor. 


(215,800), for 


MANCHESTER.—.Additions to the Mosley Hotel; proprietors. 

MARGATE.— Premises, Northdown Road, Cliftonville, for E. T. Fasham, 
Ltd., grocers. 

MATLOCK.—30 houses, for the U.D.C.; John Simpson, architect, Town 


Hall. | 
MAY BOLE.—Houses for the T. C.: J. K. Hunter, architect, 
MERTHYR TY c ER 
R.D.C. 
MORLEY.—Additions at the secondary school; 
governors, Town Hall. 


MOTHERWELL.--Engine house, Parkhead Colliery, for 
and Steel Co., Ltd. Premises, Dalziel Street, 
operative Society (£15,000); Secretary. 


NEWPORT (I. or W.).—Electric light installation, Unitarian Church, for the 
trustees. 
NORTHALLERTON.-—Extensions to Wesleyan Church; Rev. E. de Ville. 


NORTHAMTP'TON,--Premises, Abington Square, for Coker & Sons, shoe trade 
merchants. 


9l, Sanugate, Ayr. 


—200 houses for the Vaynor and Pendryn 
. James, clerk, 134, High Street, Merthyr Tydfil. 


J. H. Willis, clerk to the 


the Glasgow Iron 
for the Dalziel Co- 


Griffin & Spalding, Ltd., 
Row and Market Street. 


OKEHAMPTON (Divos).-—Locomoative sheds for the London & South-Western 
Railway Co. 
OLDHAM.—Public wash-houses (£15,000); Borough Surveyor. 


OXFORD .—Extensive alterations. $3 and 44, Cornmarket, for Н. & E. 
Morton, drapere. 


OSSETT.—Extensions to the Grammar School; for the governors. 
PENRITH.— Houses, for the U.D.C.; T. H. Longstaff, architect, 


PORTSLADE (Sussr X). - Roman Catholic schools; 


PORTSMOUTH .— ба. Harbour 
(£12,000,000) ; ag Mn to 
houses); Borough Surveyor. 


PRESCOT.—Kinema theatre, for Prescot Cinemas (1920), Ltd.; W. R. prema 
architect, Sherwood, Prenton Hill, Cheshire. . . 


PRESTON..—Ammonia works, Ashton Marsh, for J. E. Dawson, Farnworth, 
Bolton. Alterations, 130 and 131, Fishergute, for R. Lawson & 
Sons. 

PUDSEY.—Church Schoole, Fartown; C. S. Nelson & С. Birkinshaw, archi- — 
tects, Sun Buildings, 15, Park Row, . 


RHYMNEY (Caxrpirr).—4,000 houses, for the Rhymney Valley Building Guild; 
W. Pope, secretary, Bargoed. 


ROCHDALE.—-Post office on the Esplanade, opposite the Town Hall; 
Office of Works, Storey's Gate, Westminster, S.W. 1. 


ROSECREA.—Public hall; Mr. O'Malley, B.E., architect, Limerick. 
ROYSTON (Hini8.).—Houses, for the C. D.C.: H. F. J. Banhain, clerk. 

ST. ALBANS.—100 houses, for the T.C.; city surveyor, 96, Victoria Street. 

ST. ANNES-ON-SEA.—New church in North Drive; Rev. H. E. Butler, vicar. 
ST. FEOCK (CokRNwALL). — Bungalow residence, Pill Creek, for C. J. Scott, 


drapers, Long 


Town Hall. 
Rev. James Kerwin. 


development scheme for the T.C. 
the Council. Garden suburb (245 


H.M. 


Mcadowland, Quay Street, St. Agnes; A. J. Cornelius, architect, 
Truro. ae 
SALISBURY.- Premises, Fisherton Street, for C. Moody & Son, house fur- 
nishers. 
SCARBOROUGH.—Housing scheme, for the R.D.C.; F. H. Bromhead, 
architect, 18, Grove Street, Retíord, Notts. 


SHREWSBURY.—Works, Frankwell, 


SOUTHEND-ON-SEA.—Premises, la 
ironmonger. 

SOWERBY BRIDGE (Yorks.).—Bank, Town 
City & Midland Bank, Ltd., London. 


SPALDING.—Conversion of Welland Hall into high school for giris, for 
Holland E.C.; the clerk, Spalding. 


SWINTON (Laxcs.).--Extensions to dye works, 
Finishing Co., Pendleton. 


TADCASTER.—Hou-ny scheme at Appleton Roebuck, Sherburn, Tadcaster, 
and Ulleskilf, for the U bic. `. Castelow, architct, 10, Park 
Row, Leeds. Housing scheme at Kippax, Micklefield, and Swil- 
lington, for the U.D.C.; James & Stocks, architects, 56, Prudential 
Buildings, Leede. 


THORNABY-ON-TEES.-—Estensions, for the Tees Refinery Co. 
TOTTINGTON I. SCS). — VMterations to bakery; secretary, Tottington District 
erative Society, 33, Chapel Street. 


WAKEFIELD.—Club extensions, for Lofthouscpate and District and Laugh- 
ton Common Working Men's Clubs; Newbald & Hartley, architects, 
1, Barslow Square, 


WASHINGTON STATION 
the proprietors. 

WELLING BOROUGH.— Houses; for the U.D.C.; the surveyor. 

WELLINGTON (Satop).--Alterations to Jackfield Wesleyan Chapel; 

WEM (мог). - Houses, for the U.D.C.; Mr. Holland, surveyor. 

WEST DENBI/ 4 HSHIRE.—General hospital, for the district (£10,000); Lord 
Colwyn, president; T. R. Roberts, hon. secretary. 


WHET WOOD (Yorks.),--42 houses, for the U.D.C.; the surveyor. 


for Dunlop's Rubber Tire Co. 


Whitefriar's Crescent, for Mr. Sharp. 


Hall Street, for the London 


for the Riverside Dyeing and 


(County Dernau). Re-erection of cork works; 


trustees. 


_ Uniformity— 


Such things as uneven alignment, variation in resistance. 


Round ue Shaped Coils 


Wound to Specification. employ. 


unknown number of turns, &c., are impossible elements 
in the manufacture of electric coils by the method we 
Send us your enquiries for coils. 


147, Queen У Victoria Street. 
LONDON. Wks.: BEDFORD 
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Reliable Power Plant for 
Central Stations. 


Continuity of operation is of greater 
importance to the Central Station 
Engineer than to any other power 
user. In a Works or Mill, a break- 
down, although a serious matter, is local in its 
effects. But a stoppage in the Central Station is 
widespread in its consequences, apart from the 
loss of revenue entailed. Reliability of the plant 
is therefore of supreme importance. Browett- 
Lindley's Steam Engines are reliable in operation 
being simply and sturdily constructed to be as 
*trouble-free" as possible. The many repeat 
orders ме receive from 
Electricity Generating 
Stations and other large 
users of power is confirma- 
tion that our “reliability 
first " policy is the correct E es me ei tag N: 
one. Our advice and experi- A d rs 26 RR F | 
ence is freely at your service. A | ros 


DaU' TL 


Send for our list of 
Users — it contains 
some of the largest | 144 — 
stations in the country баз. Ба WERL i БАРР AT aa rmi 


— 


Sandon Works, PATRICROFT, Manchester. 


London Office: Amberiey House, Norfolk Street. 
Glasgow Office: '" Sandon,” Westerton, М.В, 
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¿rower PLANTS. 


gu 


ШШШ 


E have the finest Plant їп the 
country for the Quality Pro- 
duction of small components, such 
as screws, studs, connecting-rod bolts, 
eye-bolts, &c. 


4 To II KILOWATTS. 


BRITISH BUILT. 


Enquire for Special Trade Terms. 


We shall be pleased to quote for large or small 
quantities upon receipt of drawings or sample 


“THE COVENTRY” 
REPETITION CO. LID. 
COVENTRY. 


Telegrams : REPETITION. 


1, EMERALD STREET, ‘HOLBORN, М.С. 1. 


40, “ Dynamode, 
Mus.{ 5531. Holb., London.” 


umor mpeg prp ШЇЇ Н! UOLRIA IHREN RITTER URL ШШШ ЇЇ! 
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We are makers of every ‘ 
| descriptlon of 
Cable Drums, 
e Collapsibles, ар 


з (PATENT FLURY), 


DRUMS!! GREAT SAVING OF LABOUR. 
өө 


Quick and Easy Fitting—no Soldering. 
SEND US ( ( ( 
YOUR 
INOUIRIES. өөө 


APPLY FOR SAMPLES AND OFFERS TO— 
ў BROS ——Stanley Works 


THE DELTAVIS CO.“ s Sole Agents s 


C. MEIER-MATTES & CO., 


Cannon Street Bulldings, London, E.C. 4. 


TELEPHONE: CITY 3376. 


Leading Suppliers of Swiss Precision Parts, Metal Screws, ác. 


CHAIN GEARING-———ITS INFLUENCE UPON 
Increased Production and 
Economical Distribution. 


The two applications of “BRAMPTON” Driving Chains here illustrated show 
the use of Chain Gearing in different spheres of industrial employment, viz., 
Production and Distribution, and it is in the power user's own interest to consider 
the advantages obtained by the use of Chain Gearing in each particular sphere. 


For example, the positive action of Chains eliminates loss of power through 
slip, and Chains run without the initial tension that is required for belts, 
thereby reducing bearing friction to a minimum. The power thus conserved 
is pewer available for productive purposes. 


To users and potential users of Mechanical Road Transport, we recommend 
the lorry, van or wagon, equipped with Chain Transmission (preferably 
enclosed), as a practical means of keeping running expenses at the lowest 
cost per ton per mile, since this type of vehicle is more economical in fuel 
consumption and in the wear on tyres than any other type. 

We shall be pleased to receive your enquiries in respect of Chain Gearing 
propositions for general engineering purposes, and for the supply of Driving 
Chains for any make of commercial vehicle. 

The quality of materials used in the manufacture of “BRAMPTON” Chains 
and the precision with which they are made, ensure a maximum of efficiency 
and service. 


BRAMPTON BROS., LTD., 
OLIVER STREET WORKS - - BIRMINGHAM. 


Chains and Chain Wheels 


Y») NA gm N Г 99) 


| = CHAINS - IN 
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URINAM 
ALAND og Engineers, 


For anything in 
MICA « MICANITE 


send to the Manufacturers: 


THE BIRMINGHAM MICA C0., 


Ltd., 


MANUFACTURERS OF 


FANS, BLOWERS & EXHAUSTERS, Ж 


: n For Ventilating, Cool- 
dE ing. Drying, Heating, 
also Fans for Forge 
Fires, Cupola Furnaces, 
or other purposes requir- 
ing a powerful blast or 
suction. 


| 


TAA 


| 


| 


South Road, Hockley, List No. 45 on application. 


BIRMINGHAM. 


over 50 Years. 


203, GT. DOVER STREET, LONDON. 8. K. 1. 


Telegrams: Phone: — 0 - 
“INSULATION, BIRMINGHAM.” 118 Noe. 2 А B C Code, 5th Edition. Еа Telegrami " UrarwE Sxpier, Lowpon, 
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SALE of тыш | 
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lers mo тк | | & y 
ACCUMULATORS - 8 S SO N 


patent High-Speed Enclosed 


AT MUCH BELOW MANUFACTURERS’ PRICES. 


6 volt, 20 amp. 


SELF-LUBRICATING ENGINE. 
' | | TAN (actual)complete 


in Teak Case, For Direct Coupling to Dynamos, Pumps, Fans, Blowers, 8c. 


M Brass Hinges, 
| , outsideTerminals 
: i and solid Leather 
Strap. 
No plates to buokle. 
Internal ort cir- 
cuiting impossible. 
10 volt, 20 amp. 
(actual)complete 
in Teak Case, 
ШЕ... Brass Hinges, 
| pul | tee outside Terminals 
; eth п tU and solid Leather 
' | ' Strap. 
Will hold their charge 
for montha, 


Re-charged for a few 
pence. 


| - | m Agents required. 


8-cell, 6-volt pattern. 
. Suitable for Motor Lighting, Garage, Shop, Store, 
Stable, C ll І Сг eenhouse, Y acht, Housel t, &c. Fall Particalars on Application to 


This offer cannot be repeated. W. SISSON & Co., Ltd., 


CITY ACCUMULATOR СО. 
75, GREAT EASTERN STREET, Е.С. 2. GLOUCESTER. 


Tels, ‘Sisson, Gloucester.” Tel.: No. 67. 
TELEPHONE: 1888 CLERKENWELL. кыр | | | 2e "s 


2877 


. .. COMPANY, LTD,, London. 


Always ready for use. No liquids are employed. 

Gives accurate results in unskilled hands. 

Shows on a plain scale the actual composition of the gas. 
INFALLIBLE IN ITS OPERATION. 


Tu: USCO DRAUGHT INDICATOR · 


Has a floating scale, thus avoiding adjustments. These instruments were developed 
Gives exact direct readings. | CCC 
Is Illuminated. Has no mechanism. 

Is simple, robust and dustproof. 

Is distinct from a distance in any light. 


THe CO; THERMOSCOPE 


determining boiler performance. 


| pem STOKER 


 xirii 
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The New Eccles Rubber Works, Ltd., 


" RUBBER ECCLES." ECCLES, MANCHESTER. „1 ETTE, 


A— 


Specialise in EBONITE, STABALITE, 


VULCANITE GOODS, 


Magneto Parts, Distributors, Slip Rings, &c. 


Accumulator Boxes, Fork Separators, &c. : 
Boiling Jets. Cocks, Elevators, Acid Conveying Pipes, 
Fittings, 


Centrifugal], Ram and Diaphragm Pumps, Pump Rings. 


ROD. SHEET. TUBE. 


Chemical Vessels Lined for Protection against Corrosion. 


AGENTS: 
LONDON: Messrs. LAWLER, AYERS & CO. Led., BIRMINGHAM: Messrs. BILL & BERRY, 


1, Broad Street Place. Е.С. 2. 46, Constitution Hill. 


p€————Á — —-——— 
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SWARREN, LIMITED, 


Electrical Power Engineers. 


ARMATURE WINDING 


General Repairs to "Electeloal Machinery. 
PROMPT DELIVERY. 


MOTORS, A.C. & D.C. 


In Stock. 
Offices and Works: Showrooms : Irish Office: 
9 to 12, PHCENIX PLACE, 52 & 54, THEOBALD'S ROAD, MONASTEREVAN,, 
HOLBORN, W.C. 1. HOLBORN, W.C. 1. Co. KILDARE. 
phone: HOLBORN 1164. MUSEUM 6064. _ 
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DEARBORN TREATMENT | A aRACTER - 
aum matna] | ALABASTER 


Effects a Large Reduction in Fuol Expense 


by keeping the boiler tubes and sheets free from Scale. 
Corrosion Pitting, Foaming and other injurious action 
of the boiler water also prevented. | 


Treatment is made to suit conditions at each plant, as 


shown by analysis of the water. J 
ITTINGS. 


DEARBORN CHEMICAL CoO., 


NEW YORK. TORONTO. CHICAGO 


British Agent: -DONALD WALKER, |. R. B. HAND & CO., Ltd., 


2, Newcastle House, Northumberland St., London, W. 63, High Holborn, LONDON, W.C. 1. 


“IMPULSE” STEAM 


TURBINES 
of High, Low and Mixed 
Pressure, and Pass Out 
Types. 
300 to 25,000 kwts. 


HIGH-SPEED 


STEAM ENGINES, 
5 to 2,500 B.H.P. 


Patentees and 
Manufacturers of: 


Howden’s Forced Draught. 
Wallsend-Howden Oil 
Burning System. 
Fans for Suction Draught, 
Ventilating, &c. 
Patent Combination 
Water-Tube Boilers. 


MANCHESTER CORPORATION ELECTRICITY WORKS. TOTAL KILOWATTS, 37,500. 
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im 
ADAPTABLE MERSEY 
M £ BONDING CLIP: m T 


MOTORS 


о «—— —————————-ua— .——-».-ec 
„0 


Absolutely tbe only Clip on the 


IN 
market that will fit any sise : ONE WORD : 
Conduit, Cable er Pipe. А. Й ER | | COMPACTNESS 


| MANN & INGLE | 
_ „_ IDALBERT PLACE, : 
E ST. MANCHESTER. 


“ууу АЛД, 
fee, УУЛУУ. AL 


McCLURE & WHITFIELD, STOCKPORT. | 
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PANEL 


osc ILLATORS | 


SWIVEL AND TRUNNION 
DESK AND BRACKET, 


12" & 16" D.C. & A.C. 
WITH ADJUSTABLE RANGE OF OSCILLATION 
AND STATIONARY POSITION. 


“a ie SEES oe ч ` . 
WE MAKE ALL KINDS OF ELECTRIC RAVE 
FOR ANY VOLTAGE OR PERIODICITY. 


о - 
| E | ERCOLE MARELLI & CO. LTD., 
ERCoLE MARELLI & Co. Por House, 1940, Garlick Hl 


. | Victoria Street. 
Works: SESTO S. GIOVANNI, 5 


MILAN (Italy). TETERE: 5 London. 


DOME SHADES | 


(FOR ELECTRIC LIGHTING), 
WITH HIGH-CLASS BEAD FRINGE. 


ATTRACTIVE — E n E» —— ALSO 


. 
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No. 018. 


We are willing to send a range of six designs for approval. 
, REASONABLE PRICES. 


ALBERT LEE & & COMPANY, LTD., 


Telephone :— 8/9, New Zealand Avenue, LONDON, E.C. I, ТЕНЕ? 
City 8668 ( Private Branch ). 
5 and 5, Cross Street, Newcastle-on-Tyne. Shagowiess | London and 
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For Speeding-up' Output 


good light and a sufficiency of it never was so 
essential as it is to-day. And prompt delivery 
of the necessary electric lamps and other 
electrical equipment is none the less essential 
when time is such an important factor. 


Here then—because- of our ability to save 
time by delivering promptly from stock 
—is valid reason why you should order the 
following well-known: makes of metal filament 
lamps :— 


BRITANNIA, COSMOS, EDISWAN, FOSTER, MAZDA, OSRAM, WOTAN, or “7” 


BRANCHES at 
Manchester: 16 & 164, Jacksons Row, 
Deansgate. 


*STACC" 


— GRIP — 


TEST MADE BY LARGE CORPORATION 
ON THESE FITTINGS. 


i” STACC ELBOW. 


Millivolt drop. Millivolt drop, 
5 amps. Elbow Tube 17 Tube 1:32 
10 ge ,9 90 347 oe 27 
20 „ " „ OF! . 492 
40 M „ 135 . 1075 


AVERAGE CONDUCTIVITY 80:5 per cent. 


ALICE STREET, KEIGHLEY. 


Td: 268. 


Sloan Hectrical G. 14. 


8,10 & 12, Golden Lane, LONDON, E.C. 1. 


STEEL TUBES & CONDUIT CO., 


RRANCHES ar— 
Edinburgh: 79, 51 & 85, Hanover St. 


Glasgow: 27, Hope Street. 


None Better than 


SEMAPHORES 


sm Made in all sizes 
and shapes for Bells, 
Telephones, Light- 
ing, Ignition, Pocket 
Lamps and_ every 
purpose. 


Ordinary Standard 


Round size from 
2s. each retail. 


(Liberal discount to the trade.) 


Send your Enquiries te — 


The Semaphore 
Engineering Co., 
Limited, 

Dry Battery Specialists, 


Advance Works, Jew's Row, 
Wandsworth, London, S. W. Is. 


Phone: Battersea 1838. 
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JOSEPH SANKEY & SONS, LTD., sm STAFFS. 


Telegrams : “ SANKEY, BILSTON." : LIEBER'S. Telephone: 115 BILSTON. 


Manufacturers of SHEETS and STAMPINGS of all descriptions for — , |. Trado warns: 
Dynamos, Motors, Transformers, &c., and for Electrical Work generally. | : | 


STALLOY MAKERS OF A STALLOY.” 
we | STALLOY | "zz" 
í "LOHYS." 
Receiver БАТЕК. "LOLLOSS." 
Diaphragms. LOW HYSTERESIS. LOW EDDIES. HIGH RESISTANCE. “INSULINE.” 


Representative: ROBERT J ENKINS, 57, Bishopsgate, LONDON, E. O. 


Telegrams : '*PERMRABLE, LONDON.” Telephone: 8205 OxwTRAL. 


MANUFACTURERS USING SHELLAC | 
— should send for Samples of — Оп y our next Contract 


| — : you can save 507 to 80% on the 

R E N E L А С cost of small repetition parts—to 

| | say nothing of a great reduction | 
(The NEW SHELLAC ECONOMISER) in time and labour. 


NOT A SUBSTITUTE but used in — — of parts which can be 
combination with Shellac— will lessen your T eee 


consumption up to one-third. | DIE CASTINGS 


“С” GRADE. For Gramophone Records, ll 4 
Electrical Fittings, Insulating Materials, &c. wil surprise you and we guarantee 


all results. 
SPIRIT SOLUBLE GRADES. For 
. Varnishes, &c. Fully Soluble. 


Why not consult us on your require- 
ments? We are pleased at all times 
to discuss problems which are of 
mutual interest. 


Free Trial Sampl d quotati т: 
ce: по Samples and quotations Jro All enquiries are treated confidenti- 


JULES LANG & Son - | 
Charlton Works, Charlton Place, Islington, N. . THE PATENT DIE-CASTINGS CO., LTD., ' 


Telephenes : Telegrams: 
2770 North (3 lines). “ Assorted, Phone, London." 64, Strode Road, Willesden Green, London, N.W.10. 
| | TELEPHONE: WILLESDEN 733. 
WHEN ASKING FOR SAMPLES, PLEASE MENTION THIS PAPER. ERROR 
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METAL PUMPS, 
CHEMICAL VESSELS, &є., 
LINED WITH EBONITE. 
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ARMSTRONG, STEVENS & SON, 


WHITTALL ғ Жий Ltd., 
BIRMINGHAM. 
PRIGE 
LIST APPLIOATION. 
— 


| АП Ше 


Benefits of For Continuous Operation 


Totally Enclosed Motors are expensive, bulky and inefficient — 


Total drawbacks which “ Lancashire" Forced-Ventilated Motors overcome. 
Enclosure ЕМ. MOTORS, IN SIZE AND EFFICIENCY EQUAL ТО 
THE CORRESPONDING ENCLOSED VENTILATED MOTORS, 
Without its COST BUT LITTLE MORE THAN THE LATTER. 
Е Drawbacks The clean air supplied under slight pressure to F.V. Motors ensures 


thorough ventilation, and any air leakage possible takes place outwards. 


3 . i we = ia. 5h 
ow | . Thé surrounding atmosphere does not affect 


| 


" “LANCASHIRE” 
| (EV) MOTORS 


working in 


ACID FUMES, 
or DUSTY, DAMP and 
HOT SITUATIONS. 


Lancashire Dynamo & Motor Co., Ltd., 


Head Office and Works: TRAFFORD PARK, MANCHESTER. 
Branches : Birmingham, Bristol, Cardiff, Dublin, Glasgow London. Newcastle. 
Associated with the Crypto Electrical Co., Ltd., Willesden. 


LANCASHIRE. 


Диос оо опо SY LS .— . — 


The COX-CAVENDISH Electrical Co., Ltd., Twyford Abbey Works, Harlesden London, N.W.10 


| i X-RAY EXAMINATION OF MATERIALS i 
gating We have just published a fully illustrated booklet, which will be sent post free 
23 NZ = on request. It contains a reprint of the long article which appeared in the zh 
|—- = X American Machinist last year, full descriptions and prices of suitable outfits, as Ф 
| А кук well as particulars of the photographic detail necessary for successful work. 7 ae a 
0 "ч Дт» чө n 2 
= @ 


ARMATURES REWOUND. 


DYNAMOS AND MOTORS REPAIRED. 
MANUFACTURERS OF RESISTANCES FOR EVERY CONCEIVABLE PURPOSE. 


Turm: опто, Mace. AUSTIN WALTERS & SON, GAYTHORN, MANCHESTER. 


— А. 
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LO RIV A ALABASTER. 


We are now recelving 

| . regular shipments of - 
LORIVAL stands for perfection 
in machining insulating parts. A 


V ITALIAN ALABASTER BOWLS. 
very high finish is obtained without 


special tools. 


Rod and Sheet always in Stock 


On View at our Showrooms. 


Write or Call —ÉHead Office: pi 


LORIVAL MANUFACTURING Co., 
Lloyd's Avenue, E.C. 3. 


THE, 


BRITISH ELECTRIC TRADING CO., 
2, Percy St., Tottenham Court Road, W.1. 


uS BNUE.UNUBOMNOBONONOMOBOBUBE ааа ааа ааа аваа ааа авиа ааа a a O BOB 


BRITISH BUILT THROUGHOUT 


The “ELECTOLITE” 


SEMI- AUTOMATIC 


Electric Light and 
Power Plant 


Four Stroke paraffin Engine develops 3 B.H.P. А 
Centrifugal Governor is fitted, entirely enclosed. 


The Engine can be used for driving Pumps or other ma- 
chinery if desired, a belt pulley being fitted for this purpose. 


WORKS ON PARAFFIN 


Starts by pressing a button, and continues to run until the 
cells are fully charged, when the engine stops automatically. 


FOE EEE EEE EEE EEE EE EEE EEE тет ттт EE EEE EEE ——«•-k414c“0%⏓e 4 „6 EERE EEE EEE EEE ттт» 


OF ENGINE, DYNAMO, 
R IC E SPECIAL rici BOARD, £ 1 64 9 0 
Agencies may be arranged. Applylio Selling Agents for full particulars. H. T.“ Mann, Beste & Co., Lid., Norwich. 
Selling Agents (Scotland & Wales): Manufacturers : Selling Agents (England) : 
TELFORD, GRIER & MACKAY, Ld., . BOULTON & t PAUL, LTD., MANN, EGERTON & Co.,Ltd., 
2—1 o" Street, | 3 5. 1 37, Ouecn n Victoria Street, | 73, — Street, London, 
London nd Cardiff. London, E.C. 4. E 


Norwich 5 Ipswich. 
m EU HE BU di B DH m D в BR UAE LU NN UR NU A UAR NU UN UR A UN UN AR UR AR UR RR 


ABSOLUTE SAFETY The NEW Union Electric Co., Ltd., 


2, CASTLE STREET, ENDELL STREET, LONDON, W.C.2. 
GUARANTEED BY 


Telephone : Gerrard 1027. Telegrams : " Abeam, London." 
"LARRAD" СЭЗ PATENT 


p.77 aum 
mm NE. 


QENUBONOEOEOROEOR ROS EUH ON анааан иии ии C i n M и 


BRITISH MADE 


POLYPHASE MOTORS. 
Makers aiso of 


UNION EXCELLO 
FLAME ARC 
| LAMPS. 


 FERRO-PRINT 


THE MOST EFFICIENT AND RELIABLE SELF- 
LOCKING NUT ON THE MARKET. 


USED BY ALL LEADING ENGINEERS. 


HOBDELL, WAY & CO, LTD, 


124/7, MINORIES, ‘LONDON, E.l. 
Telegrams: " Hobnalis. London." Telephone: Avenue 3810. 
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Telephone : 226. 


rid 


Telegrams: < Altesnating, Derby.” 


— INNI ч — 


SPECIALISTS RAYNER &:HEALD, LTD., 
andi | DUKE STREET, 
ALTERNATING DERBY. 

CURRENT 
MOTORS, 
PEE CAGE STANDARD PROTECTED 
SLIP RING TYPES, SQUIRREL CAGE TYPE 
Fen 


INDUCTION MOTORS 


: ALL PURPOGGBOG. 


The enormous current variations resulting 
from the jerky load of an electric crane can 
be neutralised by the use of a D.P. Storage 
Battery. In one case a D.P. Accumulator 
has reduced the variation in the generator load 
to 15 amperes either side of the mean, with the 
line load fluctuating from zero to 800 amperes. 


[С 
STORACE | 
BATTERIES 
The D.P. Storage Battery Co., Ltd., 


Lumford Mills, BAKEWELL, DERBYSHIRE. 
London Office: 11, Victoria Street, S.W. 
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CABLE-COVERING MACHINES, d AU M Man 


Cabling & Stranding Machines, chargeable Accumu- 
ARMATURE COIL WINDING lator complete. 
AND TAPING MACHINES, Etc. 


( 
Our Expert is at Your Service 


BRAIDING MACHINES 


for COVERING 
ELECTRICAL WIRES, ёс. 
16-Strand—IN STOCK. 


Sole Agents : 


L. E. WILSON, 


10, Corporation Street, 
MANCHESTER. 


Tel. Ad.: Telephone М/с. Phone: City 344. HALF SIZE. 


for ail enquiries. 


SELSON 


ENGINEERING OO.. LTD.. 


= 904 


Г 83/86, Queen Victoria Street, 


LONDON, Е.С. 4. 
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THIS ADVERTISEMENT HAS А PURPOSE — 


to get you to write for a Copy of my list describing 
the efficiency—the simplicity and reliability of my 


“SKATOSKALO” | 


PNEUMATIC SCALING TOOL 


FOR REMOVING SCALE 


from Babcock, Stirling and other Water-tube Boilers, - | 
Evaporators, Condensers and Lancashire boiler scaling, 
rust removing, etc. | 


FRANK GILMAN, 


Sole Maker, 9, Westfield Road, 
BIRMINGHAM. 


= BRITISH EBONITE = 


WRITE FOR THE LIST 
Containing full particulars, to 


ъ RODS, TUBES, SHEETS, MOULDINGS, % 
" ACCUMULATOR BOXES, &с. 4s 
PROMPT DELIVERIES FROM STOCK & TO ORDER. т, 


7" HANWELL, i 


CAMBRIDGE THERMOGRAPHS 


(MERCURY -in-STEEL) 


Write to 
DEPT. “D” fo 


Descriptive 


Catalogue. 


— -— — À —— eee -— eee — —U—́Z4àa— 2 À— 


Or ring up 


AG 


325 
pswich. 


The Thermograph, illustrated above, | 
ts of the double type and enables two | 
records to be taken on one chart. 


Any range of Temperature up to 540' C. 
24-hour or 7-day Records, 
Further Particulars in List No. 112 X. 


eien. де E - 
— | t 
9, E 


REAVELL & CO., LTD., 
RANELAGH WORKS. 
IPSWICH. 


The CAMBRIDGE & PAUL INSTRUMENT Co., Ltd., 
— LONDON and CAMBRIDGE. — 


x 
А Ж, 
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CLASSIFIED 


INDEX 


„— PEE 


OF ADVERTISEMENTS. 


The Names of Advertisers whose Announcements are ordered for a series are entered under any one Heading in this Index 
Free of Charge, but if repeated under existing Headings 18. per Week is charged for each additional entry. 


2 7 kis Еп! Works, Led. 
nee 
Baws & eae? neering ' 


MEN i & Co. 
— Julius, & dor, А 


Le 
Shaw, J., Son & Greenhaigh, Lad, 
Sieaplex x Conduits, Lad. 
Sloog, H. 
Underfeed Stoker Co., Lad. 
Underwood (Manehester), Lid. 
Wilson, L. E. 

Air Compressors. 


Themson- Houston d 
dated Pneumato Tool x 


Reavell & Oe., Lad. 


Air Filters. 
Premier Cool отага yer Co 
шора о-ө Con LA 
Alternators. 
British Пор Ношиов Oo., Lid. 


Grompten & Co., Ltd. 

Poebies (Bruce) & Co., Ltd. 
Aluminium. 

British Aluminium Co., Ltd. 


Are Lamp Conpling, Winches, &c, 
00 Lads & Lighting Equipment 


London Electrie Firm. 
Mew Union Electric Co., Led. 


Ralph Metal Co. 
Swarren, Ltd. 

alker, W. G., & Co. 
Walters, Austin, & Son, 


Armatures, &c., Rewound. 
White, Jacoby & Co. 


Auctioneers and Valuers 
' A (Mechanical). 
Kisk (Wheatley), Price & Co, 


Automatic Liquid Scale and 
Indicator. 
Avey, W. & T., Ltd, 


Ball Bearings. 
Hoffmann Mig. Co., Ltd. 
Stendard Insulator Co., Ltd. 


Batterles (Primary). 
Bell Battery Co., Ltd. 
Genera! Eleotrio Oo., Ltd. 
India-Rubber, G.-P. 5 T. W. Oo., Lad. 
Lee, Albert, & Co., 
Semaphore 1 Co., Ltd. 
Slaughter, T. E., & Co. 
Sunlight Mfg. Co., Ltd. 


Batterles (Storage). 
Ohleride Mectrical Storage Co., Lad. 
City Accum ulator Co. 

V. P. Battery Oo., Lid. 

Fullers United Eleotrio Works, 144. 
Hart Aocumulator Co., Led. 

Jones & Pordes. 

Premier Aocumulator Oo., 144. 
Ргізеһей & соя and Electric Power 


Tuder nulator Oo., Lad. 


Bells. 
Genera! Deetrie Oo., Led. 
Geni & Co., Ltd. 


Belting. 
Dermatine 


Oo., Led. 
India-Rubber, Q.-P. & T. W. Co., Ltd. 


Bitumen. 
Anglo-Mezioan Petroleum Oo., Led. 


Premier Bitumen & AshphaltCo., Ltd. 


Blewers (Portable Electric). 


W Pneumatic Тоо! Oo., 


N & Oo., Ltd. 


Books. 


General Electrio Review. i 
Gresham Publishing Co. 

1? Blee ro Journal, 

Pitman, Sir Isaac, & Son. 


Boosters. 
Chloride Bleetrical Storage Co., Ltd. 


-Undia-Rubber, G. P. & T. W. Oo., Led. 


Braiding Machines. 

Belson Engineering Co., Ltd. 
Cabinet Work. 

Brown & Co. 

Electric Cahinet Works. 

Turners & Hunters. 

Cable Connectors. 
Rasism & Stretton. Ltd. 
Meier-Mattes, C., & Co. 

Cables. 
See Wire (Covered). 


Carbons. 


British 'Fhomson-Houston O0., Led. 
Bieetrical Supplies Co, 
General El 


Casing and Capping. 


Harris, J. F., & G. 
Haslam & 8 


tretton, Lid. 


Castings. 
London Mleetric Firm. 
Patent Die Castings Co. 


Brampton Bros., 144. 
Coventry Repetition Oo., Ltd. 
W ouse- Morne Chain Oo., Ltd. 


Chimmeys. 


85 ChimnosConstruction ё Boller Betting 
„да 


Circuit Breakers (Automatic). 
British Thomson-Houston Oo., Lad. 


Clocks (Electric). 
Gent & Co., Lid. 
Silent Electrio Clock Oo., Led. 


Condensing Apparatus. 
Cole, March 
Mirrlees Wa жоп Co l. 


Conductors (Aluminium), 
British Aluminium Co., Ltd, 


Conduits, 


Bleetrical Conduite, Led. 
General Electric Co., Ltd. 


onds Bros., 
ROPA Conduits, Ltd. 
8 Tubes & Conduit Oe. 


Centrollers. 
Bertram Thomas. 
British Thomson-Housten Co., Led. 
Electric Control, Ltd. 
Electro- Mechanical Brake Oo., Lad. 
M tan Viokers Eleol. Oe., Lid 
R ө, A., & Oo., Ltd. 
Veritys LAd. 


Converters (Motor). 
Peebles (Bruce) & Oo., Ltd. 


Conveyors. 
Johnson, C. H., & Sons, Ltd. 


Cooling Towers. 
Worinington-Simpeon, Lad. 


Corrugated Paper. 
Brightling, G. C., & Co. 


Couplings. 
Electro-Metals, Lid. 


Dynamo Brushes. 


British Thomson-Houston Oo., Ltd. 
Veritys Ltd. 


Dyname Repairs. 
Bertram Thomas. 
Walters. Austin, & Бөз. 
White, Jacoby & Co., Ltd. 


Dynames. 
British Thosason-Houston Oo., Led. 
Canning & Co. 
Crompton & Co., Ltd. 
Blectric Construction Oo., Led. 
Blectromotors, Ltd. 
General Eleotrio Co., Ltd. 
Hall, J. P., & Oo., Ltd. 
Hartnell, Wilson * Oo.; Led. 
Holmes, J. H., & Co. 
India- Rubber, G.-P.& T. W. Oo., Ltd, 


Dynamos—(Cont.) 


Lancashire Dynamo & Meter Oo., Lad. 
MoOlure & Whitfield. 
Metropolitan-Vickers Elec. Co., Ltd. 
Peebles (Bruoe) & Co., Ltd. 

Rees- кое Mfg. Co. 

Veritys Ltd. 


Earthing Clips. 
Hann & Ingle. ng "ps 
Earthing Clips and Storage. 
Batteries. 


Ebonite. | 
= Hard Rubber Oe. (Britain), 


British Ebonite Oo., Lad. 
India Rubber, G. “Р, & T. W. ces Led. 
New Ecoles Rubber Works, Ltd 


filectric Heating. 
Carron Company. 


Electri Magnets. 
ectric Lifting ag 


Electric Portable Teols. 
. Pneumatio Tool Oo, 


8 Тоо! & Electric Co. 
White, Jacoby & Co. 


Electrical Accessories. 
MoGeoch, W., & Oo., Lad. 
Electricity Meters. 


Allen West & Co. 
Bastian Meter Oo., Lad. 


Bertram Thomas. 
Chamberlain & Hookham, Ltd. 
Electrica] Apparatus Co., Led. 
General Electrio Co., Ltd. 


Engineers and Contractors 
(Electrical), 


British Thomson-Houston' Oo., Тала, 
Clarke, en Oo., Ltd. 
Bleetromotors, 


Bate, Р. С 


Barin ТЫ Electric Oo., Lad 
Rubber, G.P., * TM. Oo., Lad. 
РЫШ 


? Е. 99 a 
Peo ( & Oo., Led. 
Veritys Ltd. 
Western Oe. 
wW Qoeper Hewitt Oo., Lead. 


Engines (Gas). 
Gardner, L., & Bons, Lad. 
Hindley, B. B., & Sons, 


Engines (01). 
Mirrlees, Maker ten & Day. 
Engines (Oil and Gas). 


Consolidated Pneumatic Tool Oo., Là 
Keighley Gas & ОП Engine Oo., Tad. 


Engines (Steam). 
Lindley & Co., Lid. 


Rea vall & Co., Lid. 
Sisson, W., & Oo., Lid. 


Fans. 

Aland & Oo. 
Credenda Conduits Oo., Lad. 
Davidson & Co., Lid. 
Teach, B G. & 00. tad. 

0 [I] 
Marelli, E., & Co. 
Sturtevant Engineering Oo., Lad. 
Veritys Lid. 


Feed Pumps. 


Hall, J. P., & Sons, Ltd. 


Feedwater Treatment. 
Dearborn Chemical Co. 


Fibre. 
Austin & Hayes. 
Diamond Fibre Co., Led. 
Mosses & Mitchell. 


Fittings (Electric Light). 
British Thomson-Houston Co., Led, 
Cable Accessories Oo., Ltd, 


Lid. 
Drake & Gorham Wholesale, Lea. 
Dugdell's Patents. 
Engineering & Lighting Equipment 
Co., Ltd. 

Excelsior Shade Mfg. Co. 
General Electric Co., Ltd. 
Hadden, J., & Co. 
Metallic Elec. Eng. Co., Ltd. 
Newman Electrical Co, 
Riches, Green & Co. 
Simplex Conduits, Ltd. 
Smith. J. & W. B., & Co., Lid. 
Swift Electrical Co. 
- J. H., & Co., Ltd. 

ardle Engineering Oo., Ltd. 


(Continued on page xliv.) 


Fittings (Fancy). 
Benjamin Electric, Ltd. 
Waison Swan Electrio Oo., 144. 
Wenham Lighting Corporation. 


Forgings. 
Hleetro-Mechanica] Brake Co., Led. 
Jenkins, В. 


Fuse Beards. 


Midland Eleotrio Mfg. Oo., 144. 
tys Lad. i 


Veri 


Fuse Boxes. 
Henley's, W. T., Telegraph Weeks 


Midland 18010 Mig. Oo., Led. 
Moy, B. F., 144. 
Parmiter, Hope & Sugden, 
Fuses. 
Donevan & Co. 
MoGeoch, W., & Oo., Led. 
Midland Kieeirio бота 
Moy, B. F., Led. 


Gears— Cnt Deuble Helical. 
Oltresn Gear Oo., Lad. 


Lea. 


Generators. 
British Thomson- Houston Oo., Led. 


Glass. 
General Klectrio Oo., Lad. 


Heating & Coo Apparatus, 
roe e a kiag , 


8 Ltd. 
General Oo., Led. 

Hawkins, L. d & Oo 

Mesrepolitea Vickers Bleel. Oo., Lad. 
Premier Electric Heaters, Ltd, 


Quead, Ltd. 
Silverdale Manufacturing Co. 


Bimplex Conduits, Ltd. 
Southern Electrio Co., Ltd, 
Welco Patents. 

Yule Electric Co. 


Huts. 
Bath & Co. 


India Rubber. 
India- Rubber, G.-P., & T. W. Oo., Led. 


Instruments . 


British Thomson- Houston Oo., Lad 
Cambridge & Paul Instrument Oo., L Là. 
Edison Swan Eleotric 


eg 
Elliott Bros. 
Everett, 
Evershed & 
F'erranti, Ltd. 
General Meotrio Co., Lad. 
India-Rubber, G.-P. & T.W. Oe., Led. 
J үе 8. G. 


мот E. F., Ltd 

der Bros. & Thom Led. 

Record Electrical Co., 

Walsall Electrical Co., 144. 

Weston Electrical Instrument eer 
Electrical] Instrument 00. 


umbe & Co., ТАД. 
ignoles, Led. 


Insulating Material. 


. Anglo-Mexican Petroleum Oo. 


British Thomson-Houston Oe., Lad. 
De la Rue, T., & Co., Ltd. 

Fiéming, Birkb iby K Goodall, Led. 
Gladstone, J. 

слепа 0 Lid. 

Но Wa & Co., Led. 
Holder- den, Lid, 

— — Bolidite Oo., Led. 

P. & r. W. Oo., Laa. 


о Та Insulators, Led. 
L. P.. Meetrical Оо. 
Lorival Manufacturing Co. 


Spicer Bros., Ltd. 

uminite Insulator Oo., Led. 
Sugg, W. & С. 
Taylor & кешен us 
Weidmann, H., L 


Ironclad Switchgear. 
Midland Electric Mfg. Oo., 


Inventions. 
Electrica) and Engineering Develop- 
ment, Ltd. 


Ladders 
Heathman, J. H, 
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CLARKE, (CHAPMAN & CO. 


GENERAL AND ELECTRICAL ENGINEERS 
AND BOILERMAKERS. 


VICTORIA Wonks, GATESHEAD. 


MANUFACTURERS OF THE 


WOODESON - WATER-TUBE BOILER. 


THE CLAIMS OP THIS BOILBR HAVE BBEN FIRMLY ESTABLISHED 
| AND RECOGNISED BY BOILER POWER USERS. 


ri ADVANTAGES ameo ARE 


ALL heating tubes perfectly straight. 

NO joints exposed to heat of furnace gases. 
ALL parts of boiler free to expand. 

ALL heating tubes same length. 

EASY removal and replacing of tubes. 
MAXIMUM steam release area. 

MINIMUM deposit in tubes. 

FREE access to all parts. 

HIGHEST efficiency 


LONDON OFFICE: 


БО. Fenchurch irssi 
Е.С. 


Telegrams: 
„% OvcLopa," Gateshead. 


B LIMITED. 


Nas. ue. tors Сеп Central, 


Woonrson (PATENT) 
Warm- Tuns Bonar 
FITTED 


WITH 
PATENT SUPERHEATER 
AND 


Ursi TYPE ОР 
BTOKER. 


Teleg. Address: Cyolops, Fen, London. 
SEND FOR OATALOGUE. 


ENQUIRIES : SOLIOI TE D. 


The result of concentrated 
effort to produce a really 
good article at a low price. 


NOTICE OF REMOVAL. 
LPS, ELECTRICAL 00, 


beg to announce that they have moved 
their Offices and Stores to 


LP.S. WORKS, 
AVENUE ROAD, 


A trial will convince you of our success. 


Jm BRITISHM MAK | 
MI. HIGHEST й 


di EFFICIENCY] k 


| | DRY CELL 
: | MADE WITH E 
и" sr MATERIAL 10 
e ONLY» oH) 


i 

! 

| 

| 
E PERREC TER i 


Sole Manufacturers : 


Jones & Pordes 


(Alfred E. Jones and Maurice Pordes), 
Works & Offices: 
8, Crawford Passage, Farringdon Road, London, E.C. 1 


ACTON, LONDON, W. 3. 


SOME L.P.S. 


L.P.S.. INSULATING 
SLEEVING, made In sizes 
from 4 to 30 mm. bore. 
А most efficient Insulation 
forall internal connection 
in electrical apparatus. 
An excellent substitute for 
perishable rubber tubing. 


FLEXIBLE WOVEN 
CONDUIT. 


PRODUCTS : 


OILED SILK, CLOTH, 
PAPER and TAPES (blas 
and straight cut). 


Indiaand Egyptian Cotton 
Tapes and Webbings. 


Adhesive and Para Rubber 
Tapes. 


PRESSPAHN, LEATHER- 


Old, EBONITE and FIBRE. 


The L.P.S. ELECTRICAL CO, 


L.P.S. WORKS, 
AVENUE ROAD, ACTON, LONDON, W. 3. 


Telephone: Chiswick 1990 (2 linea). 


Telegrams: “ Engineyor, Act, Londen." 
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Lamp Holders. 
Edison Swan Electric Oo., Led. 
Western Electric Oo., Lad. 


Lamp Making Machines. a 


Wick Engineering Co., Ltd. 
Lamps (Are). 
арзан & Lighting Equipment 
eneral Electric Oo., Lad. 


Lamps (Carbon and M. F.). 
British Electric Lemps, Ltd. 


British Thomson-Housten Oe., Led. 
Drake & Gor ham Wheiesale, Led. 


General потап Co., 144. 
Мө скорошав- -Vickers Eleo. Oo., Led. 
ectrieal 


Bloan 
* Z” Kleotric Lamp Mfg. Oo., ed 


Lathes. 
@hurehill, C., & Co., Ltd. 


Lead Smelters. 
Pass & Bon, LAd. 


Lighting Sets. 


Aster Engineering Со, 
City Electrical Co. 
Mann, Egerton & Co., Ltd. 

** Overseas " Engineering Co., Ltd. 
Rejax, Ltd. 
Studebaker, Led. 


Machine Tools. 
Tayler & Challen, Ltd. 


Mica. 
Birrainghém Mica Co. 
Mica and Micanite m Lea, 
Mica Manufac 
Wiggins, F., & Sons. 


Metors. 
B. K. B. Electric Motors, Ltd. 


roy [] ° 0 
British Electrio Plant Co., Ltd. 
British Thomsen 


General Neri Oo., Led. 
Hall, J. F ғ. & Oo., Lid. 
деш. 


Indis. Rubber, GÈ 
Rubber, G. P. & T. . Ge., а, 


Ingleby " 


Mackie, W., & Co. 
McClure & Whitfield. 
& tt, Led. 


Ragner & Heal 
Sandycroft, Ltd. 
Simoon Engineering Co., Ltd. 
Simplex Conduits, Ltd. 

Боп cal Co., 0 
Veritys Ltd. 

Victoria Dynamo & Motor Оо. 
Wright Motors, Ltd. 


Motor Repairs. 
Crewe, Allen & Co. 


White, Jacoby & Co., Ltd. 
Motor Starters and Controller. 
Bertram Thomas, 
Beitish Thomson- Houston Oe., Lad. 
Nectrieal Apparatus Oo., 
Miectro.Moechantosi Brake Os., Lið, 
Ellison, George. 
Bilisten, 1 Evans wee Jackson, Lad. 
Wim., & 
шешә Oo., Led. 
‚ В. F., Led 


Воіероіа Regulater ' 
Veritys Lad. T 


Name Plates. 
Londen Label Co. 
Reliance Hngraving Oo., Led. 
oH. 
Dick, W. B., 4 Oo., Led. 


Ө11 Cans and Filter. 
Wells, A. O., & Ое, 


Overhead Transmission Lines. 
@wiss Bag. & Else. 'Pransmissten, Led. 
9 Patent Agents. 
Raworth, J. E., & Mess, 
Pillars. 
Mardy & Padmore, Lid 


Percelain, China, &с. 
British Electric Trading Co. 
China Furniture Else Fittings Mfrs," 


Maetntyre. J., & Os., Lad. 
Shenton & Co. 


Peer Се 

—— Lu. 
Recording Machines. 
. Bir W. H.. * Oo.. Led. 


Blick Time Recording Devices, 
Gent & Co 


Rectifiers. 
Power Rectifiers. 


Resistance Wire, 
Misetrieal Alloy Co. 


Rheostats. 
Bertram 
British 1 Houston Oo., Lad. 


Moy, B. F., Ltd. 


Screws and Terminals—( Cont.) 
Rogers, W 705, 14. 
Ross, Courtney & (0. Ltd. 
Showell, B., & Sons, Lad. 


Siate Panels. 
Palmer, Riley & Co. 


- Soldering Material 
Fluxite Limited. 


Steam Meters. 
George Kent, ГАД. 
Stokers. 
Верай, D., & Oo., Lad. 
Switch Cells. 
Groft Granite, Brick & Oonerote Go, 


Switchboards. 
Berry's Electric, Ltd. 


British Thomson-Houson Oo., Lad. 


Bwan 
MeGeoch, W., & Oo., Lid. 
Midland 2 M Mig. Oo., Laa. 
Moy, B. 18 
& Oo., Tea. 


evitys, 
Williams & Pell. 


Tank and Girder Work, 
Braby, Fred., & Oo. 
| Tapes. 
B. P. S. Electrical Oo. 
MaeLennan, John, & Оо, 
Telegraph Condeusers. 
The Telegraph Condenser Oo., Led. 


Telephones, 


British L.M. Briesson Mig. Oe., Ltd, 
General Bleetrio Oo., Ltd, 
„ , 
Barling Telephone & Mlestrle Ce Lå 
Western BEleetrio Oo., Lad ' 


Time Bwitehes. 


аер Wm. & в 
Oe., Lad. 


Tools, &c. 
Wal B. T7 Lal. | 


Teols, Boiler Scaling. 
Gilman, Frank, 


General woe Oo., Lid. 
Med och, W., & Oo., 


Fraser & ( almers . Werks, 
Gilkes, Gibert, & Oe. "ad 
Parsons, C. A., & Oo., 


Water Recorders. 
1% ea ' Recorder Oo., Lad. 
Gent & Oo., Ltd. 
Welding. 
The British Oxygen Oo., Lad. 


Wire (Covered). 
ar тавай s Cable & Construction Ot, 
Ooneordia Hieetrio Wire Wr Led. 
Gonnolly’s (Blackley), Ltd. 
Electrical Engineering and Equip- 
3 Co., Ltd 


enera! Electric Oo., Lad. 
— W. T. . Wks. 


Oe., БВ, 
e 


Saxonia Mlectrical 
S4. Helens Cable & Rubber Oe., Ed. 
Union Cable Oo., Ltd, 
Ward & Goldstone. 
Wire (Uncovered), 
Bolten, T., & Gens, Ltd. 


Quand, Charla, à Sen, аа, 


Smith, I. W., & Co., Led. 


X-Ray Apparatus, 26. 
Cox-Cavendish Eleel. Co., Ltd. 
Medical Supply Association, Led. 


MISCELLANEOUS ANNOUNCEMENTS, 


Relating to Situations, Articles for Sale and Wanted, &c., appear on Sup. 15, &c. 


Sole Agent for Scotland: 


MALCOLM BREINGAN, 
57, Robertson St., GLASGOW. 


ALTERATION 


ON AND AFTER 19тн JUNE, our London 
Office will be removed to— 


60, LINCOLN'S INN FIELDS, LONDON, W.C. 2. 


To facilitate postal deliveries and avoid delays, make a note 


of our new address NOW. 


Gxicsson, Led the Way in 1899. 
Set the Standard to-day. 


TELEPHONES. 


IN ADDRESS. 


THE BRITISH L.M. ERICSSON MFG. Co., Ltd., 
60, Lincoln's Inn Fields, 
LONDON, W.C.2. 


Factory - - 


- BEESTON, NOTTS. 
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BIRMINGHAM — ENGLAND 


A. C. 


AND 


D. C. 
MOTORS 


1920 
ABRIDGED LIST. 
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IRONCLAD SWITCHGEAR 


15 TO 200 AMPS, D.P. AND ТР. 
Combined Switch-Fuses and Switches only. Also S.P. Fuses. 


Delivery from Stock. 


PALMER, RILEY & Co., Ltd. 
Market Chambers, ACCRINGTON. | 


"Phone: Accringtom 2745, 


TET 


The “ALPHA” 
CABLE CONNECTOR. 


= NO SWEATING. ^ 
MADE IN ALL TYPES & SIZES. 


SOLE SELLING AGENTS: 


/  HRSLHM z STRETTON, То 
TELEGRAMS LOGIE ‘THOR CARDIFF 


IFF 


CARELS „sr. 
amA ENGINES 


LONDON OFFICE 


HEATH 5 SERENA 


CARLTON HOUSE REGENT S' 


WATERLOO PLACE.LONDON.SW! 
Telephone Regent 3484. 
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WOULD YOU 


SAND PITS, 
BIRMINGHAM. 


B'HAM, — CENT. 944. 


"HIGBRO" — 


RESISTANCES 


ГЕМІТН =... 


Single and Tandem 
CINEMA PROJECTION RESISTANCES. 
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COMPETITIVE PRICES. PROMPT DELIVERIES. 
THE ZENITH MANUFACTURING CO., 


ZENITH WORKS, VILLIERS ROAD, 
WILLESDEN GREEN, LONDON. N.W. 2. 


Telephone: WILLESDEN 1115. 
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Telegraphio Address: ''Clifford, Birmingham.“ 


66 SPERSOM 99 | Е DE h Telephone: No. 8684 Central, B'ham. (4 lines) 
KNIFE SWITCHES. EIN CHARLES CLIFFORD г SOM, 
| ; LIMITED, 
BIRMINGHAM. 
ў ESTABLISHED 1776. 
PHOSPHOR BRONZE кор, wire. roses & слетімса. 


SPECIAL FREE-TURNING BRASS RODS (not extruded), 
For FINE THREADS. 


WHITE ANTI-FRICTION METAL, “Seacliff” Brand, 


To any Specification or Sample. 


BRASS, COPPEB, GUN METAL. MANGANESE BRONZE, 
HIGH STRENGTH BRASS, TIN, LEAD, ác., &e. 
TUBES, RODS, WIRE, SHEETS end CASTINGS. 


Made in 15, 30, 60, 100 а 200 Amps. sizes. | SHEETS, #005, TUBES, BUSHES, DISCS, WASHERS. 
SINGLE, DOUBLE AND TRIPLE POLE. De TS WIE лабай ан, ИЗИН ЕЕЕ 
AUSTIN & HAYES, осте тонгон. к 
SINGLE THROW OR CHANGEOVER. 700 ташыл MT Но. 


WITH OR WITHOUT PAPIER-MACHE COVERS. 


===—=———————=———————= rr HOUSING SCHEMES ... 
SPERRYN & CO, Ltd, | |BASTIAN METERS 


Head Office and Works: 


MOORSOM STREET, BIRMINGHAM. Solling in Thousands. 
— and Shearroom : THE BASTIAN METER CO., Ltd., 


26/27, HATTON GARDEN, EC.1. Tel: Helbera 6377. | Bartholomew Works, Kentish Town, N.W.B. 


Among. die. many uses of IMPERIAL 
ENGINES in the industrial world, is that of 
providing steady, reliable power for electric 
generating. They have been installed in 
hundreds of power stations both at home and 
abroad. 


The wise man installs this 


IMPERIAL 
ELECTRIC GENERATING SET 


because it safeguards him against the possible 
failure of outside supply. It is invaluable as а 
stand-by. To mention a few of its leading 
features :— 


It takes up very little floor space and works 
efficiently without skilled attention. Thoroughly 
reliable and economical in fuel and lubricants. ril = " 
All working parts are enclosed by large removable к= ante GAS Ә UL 271642 OE 
doors. te 


In order to get the fullest information write for 
Catalogue, or ask one of our Engineers to cal]. 


KEIGHLEY GAS & OIL ENGINE CO, LTD. | 


IMPERIAL WORKS, KEIGHLEY. 
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London Office : Albion House, New Oxford Street, W.C. 
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Ironclad Switch & Fuse Gear 

| 

MEM. Gear is popular because it 

| combines simplicity and economy 

\ with high efficiency and depend- 


ability and. represents the Best 
Value obtainable in Low Tension 


Gear. The "GLASGOW " 
Two well-known M.E.M. lines aré Va eget $. 
ill trat d t а Switch and Patent 

` \ Fuses, 


No. 2178K. 


Ihe “GLASGOW” Com- 
| bination Switch with Pa- 
| tent KANTARK  Fuses 


| 600 volts, 2 апа 3-pole, embodies many im- 
provements. A new design of Coupling 
Bar and Coupling is used, allowing more 
room for cable entry and effecting a rigid 
coupling of the two switch movements, thus 
ensuring the blades entering and leaving con- 
tacts together. Bases are made of hydrau- 
— lically- moulded, high-insulated composi- 
tion, non-hygroscopic, with strong mechani- 
cal properties. The cases are Silicate 
enamelled inside, and all switches are 
guarateed to withstand 2000 volts alter- 
nating current flash test. 


| The "PARAGON" Com- 
| | bined Switch and Fuse 
| 


600 volts, is also fitted with our well-known 
"KANTARK'' Fuses and with blades of 


hard-drawn h.c. copper mounted on mica 
" Et a^ 64 3ON" 
insulated bar, The’ * PARAGON 


| Combined Switeh 

| Contact blocks of hard-drawn brass fitted and Fuse. 
with pressure springs to ensure sound con- 

tact, and equipped with shield which makes 
it impossible for operator to touch live 
metal when the lid is open. 


No, 1130. 


| Case of best quality soft grey iron, fitted with 

r earthing screw and black stove-enamelled. 

Г 

‚ Remember, M.E.M. Gear offers a modern, compre- 

{ hensive service, covering a wide range of patterns 
and capacities and greatly minimising the stocking 


of spares and replacements, Complete information 
gladly on request. 


Е: Midland Electric Mfg. Co., 
Limited, Barford Street, 
. . BIRMINGHAM. . . 


— 


LONDON: Hogan & Wardrop, 2, Gresham Build- DUBLEN : Ingram & Myers, 200, Great Brunswiek 
ings, Basinghall St., B.C. MANCHESTER: T. А, Btreet, SYDNEY, N.8.W.: J. Thornell Box 882, 
Nunwick, 314, Corn & Produce Exchange, Cathedral G.P.O. JOHANNESBURG : 
Street. GLASGOW : W. Brown & Co., 200/2088, Bt. Rice, Wilson & Herd, 87, 
Vincent Street. NEWCASTLE-ON-TYNE: R. Е. Standard Bank Buildings. 
Sunderland, Milburn Hse. WEST OF ENGLAND BELGIUM; J. Ducamp and 
and SOUTH WALES: Simpson Baker & Co,, 4, Co. 6, Quai á la Houille 
Augustines’ Place, Tramways Centre, Bristol, Brussels (Centre), 
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All about 


Primary Batteries 


| o 


F you sell or use Primary Batteries for any purpose whatsoever, you 
Uu s will be interested in our new List, which describes the many forms 
д a made at Silvertown—the cells which have set the standard 

since 8 


Particulars are given of various types of batteries which will enable you 
to choose the exact type of cell most suitable for а particular duty. 


Write for Silvertown List No. 31. 


* 


THE INDIA RUBBER, СОТТА PERCHA AND 
, TELEGRAPH WORKS CO; LTD. 


(The Silvertown Company), : ? 


HEAD OFFICE: WORKS : 
106, Cannon Street, London, E.C. 4. Silvertown, London, E. 16. 
BRANCHES: 
HOME- Belfast, Birmingham, Bradford, Bristol, Cardiff, Dublin, w, Liverpool. Londos, 


Manchester, Newcastle-on-Tyne, Portsmouth, Sheff 
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Printed by Wu. Carm, Lr»,, 141-150, Gt, Saffron НШ, E. O. 1, and Published by Dun Execrnical R.] Le., 4, Lodgate HIM, Loudon, 


VOL. LXXXVII, 
No. 2235, 


12 mt.) 


om, £1 148, 8d,: Canada, £1 12s. 6d.; 


Tork City, Toronto, Онт.: Ws. Dawson & B 
„ Ageekay, Cent., London." 


Telegraphic Address : 


LITHOLITE 
INSULATORS, Ltd. 


55 —57, Hackney Grove, London, E. 8. 
Phone and Telegrams: Dalston, 592, London. 


FIREPROOF AND OTHER GRADES. 
ESTABLISHED NEARLY 20 YEARS. 


47 ELO 99 


For all parposes for which moulded in- 

sulation is required specify ELO 

which is water, oil and fireproof. 
^*9*99999999999992929 ФФФ Ф 6 6 8 
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FLEMING, BIRKBY & GOODALL., LTD, 
LIVERSEDGE. YORKSHIRE. 
WRIGHT Tel“! Motor. 

Tel. : Mótor. 


A.C. and 
D. GC. 


MOrORS. 


WRIGHT MOTORS, Ltd., HALIFAX. 


EVERY DESCRIPTION Or 


SMALL TURNED PARTS and CASTINGS 


for ELECTRICAL ENGINEERS. 
A. MORTON, 
6, Tenby Street North, Birmingham. 


BROOK 


ONE, TWO and THREE-PHASE 


MOTORS. 


See Sup. 62. 
SWITCHGEAR. 


ERNEST F. MOY, LTD., 


Manufacturing Electrical Engineers and 
Government Contractors, 


GREENLAND PLACE, CAMDEN TOWN, LONDON, 


MICA & MICANITE 
TAYLOR & PETTERS, LTD., 


40, Hatton Garden, London, E.C. 1. 


‘Phone: 
4575 Central. Bee Page li, 


MOTORS. * DYNAMOS. 
VICTORIA DYNAMO & MOTOR C0., 


CRAVEN HOUSE, 


Kingsway, London, W.C. 2. 
"Phone: Gerrard 1245, 


SEPTEMBER 24, 1920. 


LONDON: PUBLISHING OFFICE, 4, LUDGATE HILL, E.C. 4, 
Colonial and Foreign, £2 1s. 6d. per annum .—New YORK: 
ons, Lrp., Manning Chambers. Paris; Boxv EAU & CHEvILLET, Librairie, Etrangére, 22, Rue de la Banque, 


ABC Code. Telephone Nos. City 997: Central 4425 (Editorial only). 


CHURTON · e 
t and pov 


ev MOTORS 


T. HARDING CHURTON & CO., LTD. 
Atlas Works, Water Lane, LEEDS. 


SKATOSKALO 
BOILER SCALING TOOLS. 


Sole Maker: 


FRANK GILMAN, 
9, Westfield Road, BIRMINGHAM. 


Зее Advertisement this week, page xxxvii, 


“EMPIRE” 
AUTOMATIC CONTROL 


FOR 
Pumps, Compressors, Machine Tools. 


ELECTRIC CONTROL, LIMITED, GLASGOW, 


WESTERN-ELECTRIC 


COMPANY, LIMITED, 


Norfolk House, Victoria Embankment, W.C. 2 
Works: NORTH WOOLWICH, LONDON, E. 


TELEPHONES & CABLES. 


Bee Advertisement last week, Sup. 17. 


CONNOLLY’S (BLACKLEY). Lo. 


for 
WIRES AND CABLES. 


Bee Advertisement this week, p, Ш. 


WHITE 
Electrical Instrument Co., Lid. 


2, 4 & 6, GLOUCESTER ST., 
CLERKENWELL, LONDON, В.С. I. 


Phone: 


Wire : 
Voltograph, London. City, 8660, 


ELECTRIC MOTORS. 


One, Two and Three-Phase. 


BRITTAIN'S ELECTRIC MOTOR Co. 
(Late Langdon-Davies Electric Motor Co.), 
110. Cannon Street, London, E.C. 4. 


INSULATING 
-- BEADS - - 


immediate Delivery. 


HOLDER-HARRIDEN LTD., 


35/37, Noble St., 
London, E.C. 


Advertisement Index, see page xxxvi 


Registered at G. P. O. as a Newspaper and 
Canadian Magasins rate ef Postage. 


SUBSCRIPTION RATES, Postage Free: United 


D. Van NosrRAND Co., 25, Park Place, New 


For Home and 
Export. 
See page xiii. 


—— ÓPÓáÁáÁÁaQab ÀA4I4zZÁIIe— — —— 
Better than Rubber, Leather and Gutta-fercha. 


PUMP 
RM 


DERMATINE CO., Ltd., 
Neate St., London, S.E. 5 


SHUNT REGULATORS. 
MOTOR STARTERS and all classes of Resistance Werk, 


REPAIRS "> MOTOR R STARTERS. 


THE SOLENOID REGULATOR co., 


HIGHGATE SQUARF, САМР HILL, 


marad a BIRMINGHAM..,..,. 11 адымга. | 
— — ns 


MAVOR & COULSON, Ltd., 


GLASGOW. 


— 


MOTORS, DYNAMOS, 
SWITCHGEAR. 


ELECTRIC MOTOR. 


REPAIRS, D. 
ARMA H. DUNN & SON, 


NewingtomCauseway, 
LONDON, S.E.1 


RAYNER & HEALD, LTD., 


DUKE STREET, DERBY. 


TWO & THREE-PHASE 
wenn: MOTORS only. 


FU LLER'S UNITED ELECTRI 
WORK®, LIMITE 
FAOTURERS OF 
ACCUMULATORS BATTERIES 
WIRES & CABLES CARBONS, &e. 


WORKS: CHADWELL HEATH, ESSEX. 


Tel.: Hor. 1167. 


General Sales Offices : m 
IDDESLEIGH HOUSE, Caxton St., Westminster. 


‘Grams Bioebat, Fis, London, ‘Phone: Fietoria 6363. 


INGLEBY & СО., 


ELLAND ROAD, LTD. 
MOTORS LEEDS. 
FOR DIRECT AND RAD 


ALTERNATING CURRENT 
Delivery from Stock up to 50 H.P. 


— ———————————————————————————————— — 


ENCLISH 
EDISWAN 
EVERYTHING 
ELECTRICAL 


BARLAW ENGINEERING Con 


47, VICTORIA STREET. LONDON. 8. W. . 


The house of Ediswan is 
the best equipped to deal 
with all enquiries for 


Everything 
. Electrical. 


-ENTIRELY BRITISH. 


MOULDED In any sizes 
SWITCH BASES , and shapes. 
AND FILLETS. 


The Edison Swan Electric Co., Ltd. 
| PONDERS END, ` MIDDLESEX, 
London and Provincial Depots. 


Any Articles quoted for on reveipt of Sample or Blue Print. 


Xj IMPROVED SOLIDITE CO., * VA 


MICA*MICANITE vis 


WANDSWORTH, LONDON, S.W. 18 
Phone: Battersea 1688. 
| INSULATORS FOR EVERY DESCRIPTION ОЕ ELECTRICAL WORK. 


"PHONE—4575 CENTRAL. 
TELEGRAMS—" MICAYLOR. LONDON.” 


TAYLOR& PETTERS, ir- 


40, HATTON GARDEN, 


Contractors for Air Board. War Otfloe and Admiralty Requirements. LONDON, E.C. 1. 
CUTTING AND GAUGING OUR SPECIALITY. (The Oidest Established Mica House in the country. 


ЯЛ 


ARMSTRONG, STEVENS & ON, 


WHITTALL к Жайы, ү, 
EE GHAM. 


ON 
APPLICATION. 


| о 
Telephone: С!ТҮ 3115. ' Telegrams: " VANDUARA, CENT. LONDON.’ 
Contractors to H.M. Government. 


"Nite TAPES, WEBS, CORDS, SLEEVING, &c. 


DELIVERY FROM STOCK. 


JOHN MACLENNAN & CO, 


115, NEWGATE STREET, LONDON, Е.С. 1, ano ay 166, INGRAM STREET, CLASCOW. 


— — — — ñ— 


9 S 


— September 24, 1920] THE RLECTRICAL - REVIEW. 


‘BLACKLEY TAPE” must be best! 


TRADE | |. MARK. 


Because more of it is sold than of 
any other Insulating Tape in the World 
|, there is a diy demand for it from chose. -Y 
who want the best possible tape—they tried the 
rest—but “BLACKLEY rare” was the only one that 
gave ABSOLUTE SATISFACTION—thai’s why it is 
used by most of the GOVERNMENT DEPARTMENTS— 
MUNICIPALITIES — RAILWAY COMPANIES at HOME and 
ABROAD —besides CONTRACTING FIRMS —and it is now sold 
under the above TRADE MARK recently granted by SPECIAL 
ORDER of the BOARD OF TRADE. Have you our LIST for reference? 


4 


PATENT | ix | PATENT 


ENAMEL ENAMELLED 
INSULATED . BELL =... 
WIRE. WIRE. 


LACKLEY 


TD 


ONNOLLY’S 


hoi MAKERS BENI 


| 


INSULATED WIRE AND CABLE MANUFACTURERS 


_BLACKLEY, | MANCHESTER 


“Е.М. n 7d THOMAS mso INSULATORS 


Largest Output. 
FANS. & ‘MOTORS. | 


| "Thomas" Suspension Insulators 

zu. a are now operating o& upwards of 

Р oe miles of High Voltage Trans- 
" mission Line Circuits in U.S.A. alone. 


Fitted with Switch f 
i As used on the 


and 3-speed Reg- T Hydro-Electrlo Power Line 
р GUN AU of the Tasmanian Go 4 
ulator in the base n vern 


ment. 


mutato type, | |). W. GLADSTONE, Led. 


70, Honor Oak Road, LONDON, S.E.23. 
Telegrams and Telephone: No. 1077 Sydenham,” London. 


The Last Word in Fibre! 
Induction type 


A.C. Fans are fit- \/ u | mos 
(REG?) 


— oU NU LCANIZ RD 
Osoillating Desk — , | o FI B RE © 
НОСАМ & WARDROP} 795 


| INNSULATORS-WaSHERS- 
2, Gresham Buildings, Basinghall Street, — BUSHES-ETC. — 


ee ИЯ MOSSES & MITCHELL 


PHONE: 723 LONDON WALL, 
TELE ‘GOLDEN LANE: LONDON: ЕС: 


GRAMS: "TRIBORD, LONDON." 
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150, Alma St., 


ELECTRIC FIRES 


Are the Most Economical in the World. 
They give full heat immediately they are switched on. 
They can be regulated to give just the degree of heat 
that is really comforting. 

"They can be switched off the instant that they are 
not required and can be taken to another room 
if necessary. mun ` 


HALI 


Superb Three- 
Finish. Heat 
Regulation. 
Feed Water Regulator. si 
Unbreakable Two, Four 
The efficiency of the Cope's Regulator is realised by Heater or 
all engineers who have given it a trial. Experience Bars. Six Bars. 
proves that an order for a complete installation almost 
invariably follows. 
The maintenance costs are negligible and the saving 
effected in the fuel bill is such as to make the initial 
cost of installation a sound commercial investment. 
SCHOLEY & CO., LTD., D No: Units per "m m зүн Price. 
56, Victoria St., London, S.W. 1. 13 i| .. Antique Copper £2 2s. 
deiepnoos.s: Vietoris: 6604 125 10 ... Oxydised Silver £ 3 3s. 


è 


TTL 
mmm 


quain 


IM USED IN 360 


LIGHTING B S ] 
Ma o 6 CENTRAL STATIONS IN U-K 


Reduce your fuel costs 
and ensure continuity of 


supply. 


m Н Titres, 
T HOTT Trae 
] * 11) 2m 
01111 


1400 


DINNER 
TIME 


Tudor Batteries are noted for 
thelr high efficiency, 
long life & reliability. 


THE TUDOR ACCUMULATOR CO LTD 


2, NORFOLK ST., 
STRAND, W. C. 2. 


4 
WORKS: DUKINFIELD . NM MANCHESTER 


FACTORIES PACTORIES 
2 START | STOP 
12 NIGHT ô ô ә 12 NOON 3 © e r2 


——— 


ADAPTABLE 2 
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BARE, SILK and COTTON 


COVERED and ЕМАМЕЦЕР | THE CONCORDIA ELECTRIC WIRE Co., Ltd., 


PPER & HIGH RESISTANCE | 
WIRES. CABLES, SHEET TRENT MILLS, NEW SAWLEY, DERBYSHIRE. 
STRIP and RIBBON. ———————— 


TELEGRAMS: “ Polianite, Long Eaton." TELEPHONE: Long Eaton 249. 


ASBESTOS and ASBESTIN 
COVERED COPPER and 


se eser wires Ib ATIs MATERIALS. VARNISHES 


BELL WIRES & CORDS | 
TELEPHONE CABLES & CORDS. (Air & Stove Drying). 
CHARCOAL IRON WIRE. 


мала, emer ve |  VARNISHED' SILK, LINEN AND PAPER 


. | TAPES, SLEEVINGS AND COMPOUNDS. - 
FLEXIBLE CORDS 
LONDON OFFICE & STORES: 155, Victoria St., S.W. 1. Tel EW; WH 


The —— link 


In тет chain 


BRITTAIN MOTORS. 
BRITTAIN’S ELECTRIC MOTOR CO. 


(Fo rmerly LANGDON. DAVIES), 


110, CANNON STREET, Works—FASTDOWN WORKS, 
LONDON, E.C.4 RDM S E 13 


PREMIER BITUMEN & ASPHALTE CO., LTD., 


beg to announce that that part 
| of their business relating to 
"BERRYS" HIGH-TENSION BOX COMPOUND 
(TEE BEST ON-LTHE MARKET), —— 
and their other Electrical 
Insulating Materials, has been 
taken over as from September 
1st, 1920, by their subsidiary 
Company— 
BERRY, WIGGINS & CO. 


IRON WORKS. 
Short Road, Stratford Market, E. 15. 
roadway 2040. Broadway 2900. 


& BONDING CLIP Se 


Absolutely the only Clip on the 
ток that wil fit amy sise 
Cenduit, Cable er Pips. 


deleted heehee hehe eee id ttt tii ttl 


eun INGLE | | 


к MANCHESTE E. 


— a € A 
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ШШ 


THE ELECTRIC 
CONSTRUCTION 


Ц 
ШП 


ШЇЇ! 


Head Office: 
Dashwood House, 
.| 9, New Broad St., London, E.C.2. 


Werks : ` 
Bushbury, Wolverhampton. 


< " | q] ie ra. s 2 ы, pr; E 
| 2 PP ж лаш ыы иш 
I. JU o: o uar iL EE Күл IUE 
E r 4 СТ 2 М * Б > k 79 T | э | — | | 
D.C. Power and Lighting Board, 8000 ampe. max. II 


ЇЇ ШИШ AAA 


: ELECTRIC 


| УГ FIRES 


OND SEASON. 
FOUR NEW and ORIGINAL DESIGNS. 


Exceptional Radiance. 

A Toasting Heat. 

A most Durable Element. 
Distinctive Designs. 


AURATA 


DULL 


| 
| 


AA 


SSIS AE SS ff 


CLAIMS: 


The most efficient and attractive range of 2 » 


Electric Fires yet produced. 7 ч 
"T" 
И you have not yet had a copy of the 0 PATTERN L” 
1920 List write at once to— Height, 23in, Width, I8 in. Weight, 18 Ibs. 


TAA 


Ш 


Ill 
Di 


Н. W. SULLIVAN, DELIVERIES rron STOCK 


(Heating Dept.) Winchester House, LONDON, E. C. 2. Tis London Wal 


7H LULA AULAE " 


0 


— TT 


— А жее eis —— — ͥñ =з — — — — - — 


— — > = 
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FREDERICK SMITH AND COMPANY 


(Incorporated in the LONDON ELECTRIC WIRE CO. and SMITHS, Ltd.). 


,COPPER WIRE 


100 Per Cent. Conductivity. АП sizes to '001. 


44 Hard Drawn H.C. Copper Lino Wire; Special Tinned Wire. 


TRADE MARK 


COPPER TROLLEY WIRE, 
SPECIAL SECTIONS. 


BRONZE TROLLEY .WIRE, 


MAXIMUM TENSILE STRAIN, DURABILITY AND CONDUCTIVITY. 


SILICIUM BRONZE WIRE 


“C” QUALITY FOR TELEPHONE LINES, &c. 


PHOSPHOR BRONZE SPRING WIRE. 
.. Aluminium Wire and Strip for all Electrical Purposes. 


Anaconda Works, Salford, MANCHESTER. 


aT mi IC 


ат EDISON SCREW AND GOLIATH SCREW. 


CAST HOLDERS STOCKED S. E. CO of HEAVY CAST 
THREAD IN ALLSIZES ondonEBirrnungharnl*Y? OR STAMPED 
HENDON HOUSE 57 UPPER THAMES ST 


LONDON, E. C. 4 


IF YOUR PRESENT NEED BE NOT LAMPHOLDERS, 
to save looking up back numbers we reproduce in miniature a few of our previous adveriisements. 
WRITE FOR QUOTATIONS FOR ANY OR ALL OF THESE. 
Phone :—City 4047. 


September 24, 1990.7 


POWER WITH ECONOMY. 


MIRRLEES-DIESEL 


OIL ENGINES. 


British Made. 


Best and most reliable for Electricity 
Works and Private Power Stations. 


375 B.H.P. Mirrlees-Diesel! Engine. 


Bug from the Makers with tho Longost Experience. 


IMIRRLEES, BICKERTON & DAY, 


LIMITED, 
HAZEL GROVE, STOCKPORT. 
London Office: 122, Cannon. Street, E.C. 4 


ELECTRICA. ‚ 
SUPPLIES 


Accessorles, 

Casing and Capping, 

Conduit and Fittings, 

Ironclad Switches, 
etc. 


A. VEREY & Co., Ltd., 
52a, BOW LANE, LONDON, E. C. 4. 


TELEGRAMS : verelecco, Cent., London.” 


Cable. 


Ironclad Switchgear. | 


WELLS’ waste on E ILTERS 


(With Patent Sight-Feed Syphonr). 
OWER 23,000 SOLD 
Invaluable to ALL USERS of MACHIN. 
ERY, STEAM, OIL or GAS ENGINES. 


Pay first cost in a short time, 
as dirtied oil which has hither- 
to been thrown away can be fil- 
tered and used again and again. 
Write for samples of work done by Filter 


LARGER SIZES MADE TO ORDER 


A. C. WELLS & Co., 

: 101a, Midland Road, 
St. Pancras, 

LONDON, N.W. 1. 


B.K.B. Electric Motors, Ltd. 


B.K.B. 
DIRECT CURRENT MOTORS 


Featherweight Type, with Ball Bearings, 
155 Н.Р. ир to & H.P. 


Open-Protected Type, 18 Н.Р. up to 2 Н.Р. 


IMMEDIATE DELIVERIES from STOCK— 


4, 2, 4 Н.Р. 
QUICK DELIVERIES OTHER SIZES. 


Telephone No.: FINSBURY COURT, 
563011 London al. FINSBURY PAVEMENT, 
t EE LONDON, E.C. 2. 


on. 
Managing Agents: BERKELEY & YOUNG, Ltd. 


Metal Filament Lamps. 
Lighting Accessories. 


MARSHALL & PLUMTREE, LTD. 


Wholesale Electrical Engineers, 
Telephone: CENTRAL 12141. 220, High Holborn, LONDON, W.C. 1. 


” 
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Еог Ships, Shipyards, Docks, &c. 
Very Strong and Durable. 


As supplied to the Principal | 
Ship-builders and Steamship Owners. 


Universaly copied but never 
equalled or .excelled. 


We weave these and consequently 
can supply a First-rate Article at a 


Low Price. 


—̃ e ЧӘР =з чене» 


DORMAN & SMITH L- 


ORDSAL ELEOTRIOAL. WORKS, SALFORD, MANCHESTER. 


LONDON : 17, Victoria Street, Westminster, S.W. SYDNEY, N.S.W. : 38, Market Street. 
GLASGOW : 40, West Campbell Street. ` MELBOURNE, VIC. : 507, Filnders Street. 
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ELECTRICAL. MACHINERY. 


A - 


ANUFACTURE of Electrical Plant | 
and Apparatus is specialised at the 
several works of the  Company:—  ** 

Dick, Ker Works, Preston; ‘Ordnance Works, | 
Coventry; Phoenix Works, Bradford; Siemens 
Works, Stafford; and Willans Works, Rugby. 


ELECTRIC- 


LIMITED. id 


9 QUEENS HOUSE 


Telegrams: “ENELECTICO WESTCENT. LONDON." Telephone; HOLBORN 830.° ' cane: “ENELECTICO, LONDON.” 
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All standard makes of Half-watt Lamps 
suitable for use with Sunlite Reflectors 
and Fittings are always in stock, ready for 
Immediate Delivery. 


All illumination problems can 
Бе efficiently settled with 


SUNLITE REFLECTORS 
OR FITTINGS. | 


The lighting of Factories and Workshops is, more than ever, of vital importance. The | 
difference between good and bad lighting is just the difference between good and bad work 
manship, and freedom from wastage and accident. Sunlite P.E. Reflectors embrace a 
number of types and sizes of vitreous enamelled reflectors which cover the whole of the 
requirements met with in actual practice. | 


| 
ЇЙЇ £P i 


The lighting of Stores, Offices and 
Business Premises generally is also most 
effectively and efficiently carried out by 
means of Half-watt Lamps in conjunction 
with one or other Sunlite fittings. 


A New Catalogue of Sunlite Reflectors, 
Lanterns and Fittings is in the Press—and 
will be mailed shortly; in the meantime, we 
shall be glad to quote to your requirements. 


SUN DIFFUSA FITTING.— This gives a | 
beautifully soft diffused, and at the same time, 
adequate light. It lessens eye fatigue and in- 
creases the output of workers to an extent that 
Jalesvdma a 20. . . Secabalis Ox Lond quickly pays for the first cost and maintenance of 
Telephone: 1 I I 1 1 I Gerrard TT68 (4 lineo) the lighting. It is manufactured in 16 in. and 
[8 in. sizes, and is suitable for all Half-watt 
Lamps from 100 watts to 1000 watts. 


| 1 ; IDE 
ELECTRICAL COMPANY LIMITED 


118—120, 658 Cross Road, London, М.С. 2. 


| 
Now is the time to put lighting equipments in good order. | 


AUD DUO 
| 
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HE rapid development 
of tT; and EHT, 
Transmission is 
peculiar to no par- 

ticular market to-day, and a 
world-wide demand for J. & P. Transformers is the inevitable 
result. We picture here a section of our works devoted 
to their manufacture—that section has been and is still in 
a state of continual expansion, and we look with every con- 
fidence to an ability to fill all orders for Home or Export 
promptly at no distant date. In the meanwhile we are using 
every endeavour to allot equitably the Home. and Overseas 
Supplies, and suggest that, in view of present conditions, 
it will minister to the convenience of our customers if they 
specify their requirements well in front. It will be a great 
help to us, too! T m; B 


ОМ 


Johnson & Phillips, Ltd., Charlton, London, S.E. 7. 


City Offices: 12, Union Court, Old Broad Street, Е.С. 2. 
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Electric Vacuum Cleaners 


кеннен 


ч The FARRER APRA 
пра Enhance your 


а 


Reputation by supplying 5 
qp кеш 


“The Econo." 


Stocked in Two Sizes. 

A Carefully Designed, 
Solidly Constructed, 
Fully Guaranteed 


SR ATER 


Latest Model. 
Vacuum Cleaners 


. . of Proved Merit. 


An Investment 


These two types 


009 0 0 aTa 
CE 9 gC 00 9 0 0300300 
e " | @ 
@ 
= e 


forany Home. || are Real Sellers V 
and are acuum Cleaner. 
32Voltsto || Fully Guaranteed. nili ls 5010250 
250 Volts. Er = á volts. 
| MAY WE SEND YOU PRICES? TR 
bee | | : I ti 


Prices 
with 
Pleasure. 


Duncan Watson & Co. 


Electrical Engineers, 
61 & 62, 5 Street, London, W. I. 


Grams: Kathode, Ox. 
London.“ 


9050 ————— 
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X ELECTRIC WASHING MACHINES. L4 
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EFFECT 


FULLER BLOGK TYPE ACCUMULATORS, 


SURPLUS GOVERNMENT STOCK. ABSOLUTELY NEW. 


CONSIDERABLY BELOW COST. 


Only a limited quantity of our original stock of 26,400 left. Send 
your enquiries before it is too late. This offer cannot be repeated 
when present stock is sold. Unobtainable elsewhere at our price. 


These Acoumulators have mo plates to buckle. internal shert-circuiting is impossible. Will held their charge for monthe. 


| Hem S _—Sss LIBERAL DISCOUNT TO THE TRADE. 


The Autocar,” July 26th, 1920, gave an unsolicited 
article, referring to our remarkable offer to supply the 
finest Accumulator on the market at a price unheard 
of before, and recommended owners of cars, who are 
desirous of equipping their cars with an efficient lighting 
set at a bargain price, to communicate with us at once. 
A detailed and instructive scheme of wiring these cells 
in parallel, together with diagram, was given. We have 
had this article reprinted. 


LET US SEND YOU А OOPY. 


4-voit, 20 amp.-hour (actual). 
Celluloid caseszoniy. 


DURING THE PAST FOUR ' 
WEEKS WE HAVE SUPPLIED 


The Manchester Corporation. 

The Grimsby Corporation. 

The Brighton Corporation. 

The Witney Urban District Council. 

The Isienf Wieht Electric Light & Power 
Co., Ltd. i 

The Folkestone Electric Supp'y Co. 

The North Metropolitan Electric Power 
Supply Co. 

The Northwich Electric Supoly Co. 

The Automobile Association & Motor Union. 

The Cambridge University. 

Pireili.General Cable Works, Ltd. 

British Insulated & Helsby Cab.es, Ltd. 

The Commercial! Cable Co. 

Callender's Cabie & Construction Co., Ltd. 

The Great Eastern Railway. 

The Dublin & Lucan Electric Railway Co 

London & South.Western Railway Co. 

And most of the Leading Houses in the 6-volt, 20 amp.-hour (actual). 
Electrical Trades. Supplled with or without Teak Outer Cases. 


The 6-volt ard 10 volt sets are supplied with strong Teak 
Cases, fitted with outside terminals (as per illustration ), 
brass hinges and fastener, and solid leather straps. 


SEND FOR PRICES NOW. 


The CITY ACCUMULATOR Co., 


75, GREAT EASTERN STREET, E.C. 2. 
'Phone: 1338 Clerkenwell. °10-volt, 20 amp -hour (actual), 
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DIRECT , 


| í ON THE 


|MAINS, 


WHY USE BATTERIES? 


SWITCHBOARD 
and 
PORTABLE 


TYPE 
VOLTMETERS, 
AMMETERS, 
WATTMETERS, 
FEEDER LOGS, 


etc., etc. 


POWER R BELLS | 
AND KEYS. 


FIRE-PROOF, WATER-PROOF, ROT-PROOF. 


ror WORKS & INDUSTRIAL PURPOSES 


SEND YOUR ORDER-— 
SEND YOUR INQUIRY— 


GENT « C2- [722 «ranapay:wks.,” 


MANUFACTURING ELECTRICAL ENGINEERS. 


ses» LEICESTER. "а." 


2p ҸӰ 
ks: - — fe} 
CENTURY WORKS 


2 LONDON, S.E. 


ИШ ШШ EM EN For durability, economy, ma 
1 reliable working, and 
above all, for steady 


| light—instal INSTRUMENT - 
| *HINDLEY" .. TRANSFORMERS| 


| VERTICAL GAS | Sond your Enquirios lo- 
ENGINES. .... | 


| 

| They save space too, but | 
let us send you full par- 
ticulars of their advan- 
tages and proof of their 


satisfactory service. | 
E. S. HINDLEY & SONS, 
11, Queen Victoria Street, 
For direct coupling London, Е.С. 4. 
to 13 „фис Works: BOURTON, DORSET 
made in units irom * : 
Telepl City 9804, 
10 to 350 B. H. P. ане айлан " Cannon 


London 


(077 xA 0, 7 7 | 
| — (Formerly Vedovelll, Priestley et Cle.), 


5, CHANCERY LANE, 
LONDON, W.C. 2. 


"AGENTS : 


WILLIAMS & FELL. 


am Е m 100-B.HP ENGINE. 
4 [s - - ©з & 
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FULLER ACCUMULATORS 
For HOUSE LIGHTING, Etc. 


GOOD 
DELIVERIES 


Can now be given 


i" 
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HOUSE 
LIGHTING 
CELLS. 


There are no better Accumulators than the Fuller PLATE“ and 
Patent " BLOCK" types for use in conjunction with Petrol Electric 


Lighting Sets and Power Plants. They are supplied for any required 
capacity. | 
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ACCUMULATORS - SOLID - NO PLATES . 


ACCUMULATORS. 


The Block Cell will hold its 
charge for a much longer 
period than the ordinary 
accumulator, and can be left 
standing for months. It con- 
tains no plates, and is, there- 
fore immune from the inherent 
weaknesses of Plate Cells. 
For house lighting purposes 
it is particularly suitable for 
capacities up to 200-amp. hours 
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FULLER'S UNITED ELECTRIC WORKS, LTD, 


Registered Offices and Works: 
WOODLAND WORKS, CHADWELL HEATH, ESSEX, E. 


Telegrams: ‘Fuller, Chadwell, Heath." Telephone: Ilford 171 (4 lines). 
GENERAL SALES OFFICES : 


IDDESLEIGH HOUSE, CAXTON STREET, WESTMINSTER. 


2 Telegrams i 
Bloobat, Vic.. London." 


AD ———————————M—————MÁÉÁ—Á—— — ЕЕС 
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. Telephone: 
Victoria 6863—4 


ES 


LLL OA LITE ОООО 


ТТТ 


ù 


September 24, 1920. ] 


Any apparatus which will close 
the circuit, whether it is located 
close by or at a distance, is all 
that is required to start a 


4 [HJ 


SINGLE-PHASE MOTOR. 


Many are in 
daily opera- 
tion, being 
controlled by 
float, pres- 
sure and 
push - button 
switches. 
All sizes 
up to 
40 H.P. 


Manufactured 
only by 


CENTURY 
ELECTRIC 
COMPANY, 
19th Pine to 
Olive Streets, 


St. Louis, Mo., 
U. . A. 


n. 7. Motor direct connected to an Organ Blower. 
These Vs ps jer are usually controlled from the 
keyboard of the organ by a push-button switch. 


Á STOCK OF “CENTURY” MOTORS 18 CARRIED IN LONDON BY 
| The Sole British Agente— 


SWEDISH GENERAL ELECTRIC, LTD., 


5, CHANCERY LANE, W.C. 2. 
Sales Manager : R. A. MARPLES. 
Felegrams: "Autosynoro, Westcent, London." Telephone: Holborn 1708, 
288 


_ BANDY 
DIRECT CURRENT CEILING FANS 


TROPICAL SERVICE. 


MADE AT OUR OWN WORKS 


IN LONDON. 


. Prices en Application. 


BERKELEY & YOUNG, Ltd., 


Finsbury Court, 
Finsbury Pavement, LONDON, 


E.C. 2. 
Telephones: 
LONDON WALL 5630-5681. 


Telegrams: 
" DRIVINGWHEEL.” u 
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TRADE MARK. 
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Fuse & Meter 
Backboards 


Delivery 
from 


Stock. 


HE LEY Fuse and Meter Back- 
boards are made from the most 

carefully selected, well-seasoned hard- 

wood. 

They are'varnished all over — back and 

Íront—and are fitted with insulators, as 

illustrated, back and dront. 

Strong battens run across the grain at 

each end, glued and screwed on. 


Teak finish, free from knots. 
Finished thickness of all sizes 4". 


Inches. | Inches. | Inches. Inches. 
in 6x 9 пша 9x 9 9 x 14 
STOCK. 11 x 15 | 12 x 12 | 12 x 18 


oui 


18 x 36 18 x 20 , 18 x 24 
| 


13 x 16 | 


WRITE FOR FOLDER VjU/2B. 


W. T. HENLEY'S TELEGRAPH 
WORKS COMPANY, LTD. 
BLOMFIELD STREET, 
LONDON, EC. 2 


HENLEY i ; SERVICE 
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made from Selected Timber. 
DELIVERY-FROM STOCK, 
We solicit your Enquiries. 


THE TEES-SIDE ELECTRIC & PLUMBERS’ STORES, LTD., 'EFFICI 


55, REED STREET, WEST HARTLEPOOL. Tel. No. 617. 


Р, MN 
E 111 \\\\ 
W 


** 


ANDERSON-ANGELL C. & 
BANK = 1O2, CENTRAL ST, RN RI 


LEONDON:'t&tGI1I. FINSQUARE-LON 


NEW WOODEN HUTS. 


Dwellings, Bungalows, Offices, Werkshops, Motor Car Houses, 
Pavilions, Stables, Steres, Canteens, Greenhouses, Frames, 
Heating Apparatus, Rustic Work, Barrows, Stoves, Asbestos 
Sheets, Poultry Appliances of every description, Glass—horti- 
cultural, window and picture. Iltustrated List Post Free. 


T. BATH & CO., "i Roe E Rn 


NAME -РІ.АТЕ5+ 


ALY PRESSED: PRINTED 


INSULATION 


Mica & Micanite Supplies, Ld., MICA, Hoss. 


FOR URGENT REWINDS 


AND GENERAL MOTOR’ & DYNAMO REPAIRS. 
CREWE, ALLEN & CO., AC. & D.C. 


i z » E£NCAAVZ DP 
23, Chapel St., Cripplegate, LONDON, E.C.2 Telep.: Cent. 6425. BRASS COPPER ALUMINIUM IV ORIME CEU 
„~ — FS. 
в LONDON LASE LC? Со 
^/лЛД ЕУ WORKS, BECKTON REE 
WR CAN HELP XOU. TU I Telephone— 
INCREASE YOUR PRODUCTION 1787 HAMPSTEAD 


ARTHUR PREEN & Co. Lid. 
£N CROWN WORKS, $ 
H Cricklewood Lane, 

B * LONDON, N. W. 2. 
"ИИ ИИИ = = — А | A— А етв aesns MANUFACTURERS OT-SCRBWS. 


The MOLLER Patent Dust-Proof AP FIL TERIS. 


See Advertisement Sep. 17th. 


FILM COOLING TOWERS, LTD., 124, Chancery Lane, London, W.C. e 


Any type of Brass Machine- Brass turned parts to 
cut Screws, Terminals. etc. your requirements 


Armature, Dynamo and Transformer 
Stampings, Plain and Slotted - to cus- 
tomer's drawings or prints. Dynamo 
and Trans former Sheets, Swedish Iron 
Rods and Bars, black and bright drawn. 
TURNER BROS., 134, Upper Thames St., E.C. 


Telegrams: '" Sheetiran, London.“ Telephone: 855 Central. 


ELECTRIC CABINET WORKS, 


RAILWAY ST., BILSTON, STAFFS. 
(Proprietors * JAMES POULTON 4 SON.) 


E 
HON SWITCHBOARD, 
MINIATURE SWITCHBOARD, 
PORTABLE & POCKET 'T YPE., 


AMMETERS & VOLTMETERS 


SEND YOUR ENQUIRIES TO — 


Electric Bell Boxes Fuse, Indicator, Battery Cases and General 
Woodwork! made to requirements. 


| MICA MICA 


Cut or Uncut in Original Cases. 
Uncut and Slab Selected to Specified Sizes. 
Cut, Built up, Gauged, or Split to Exact Requirements. 
У Soft, Hard, Clear, Stained, Spotted, Ruby, Green, or Brown. 
Splittings, Washers, Discs and Stampings of Every Kind. 
Speedy Deliveries. Urgent Orders Specially Attended to. 


L. VANDERVELDE (late D. JAROSLAW), 19, TOWER HILL, LONDON, E.C. 3 


AUDREY HOUSE, ELY PLACE, 
HOLBORN, LONDON.E 


PROMPT DELIVERY and 
First-class Workmanship 
GUARANTEED. 


D.c. T 
IMMEDIATE URA 


ATTENTION TO 


BROWNING'S ELECTRICAL SOLDERING IRON. dcm СС 


Various Sizes. All Voltages. A.C. * 
TIME AND LABOUR COST £ S. D. mo 
THIS IRON WILL SAVE ALL THREE. SUPPLIED 


GUARANTEED IMPERIAL ELECTRICAL WORKS, 
SIX MONTHS. 7-12, imperial Mews, ST. MARTIN'S AVE., EAST НАМ, LONDON, E. 6. FITTED; 


AND 
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PRIMARY CELLS 
AND BATTERIES 


= B FLUID & DRY 
| | MBODY the results of 


4 over 50 years research ap- 
plied to manufacture at the 
Company's Woolwich Works 


SIEMENS BROTHERS & CO. LTD. Ё 


= REGISTERED OFFICES 
— PALACE PLACE MANSIONS 
%• KENSINGTON COURT’ LONDON’ W8 


Telegrams : " Siemens, Kens, London " 


Telephone : Western 6349 


SORIA 
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: GENERAL OFFICES AND WORKS ДИ ҮҮ 
MMW 
LONDON’ SE. 18 A 
Telegrains : Siemens, Woolwich.” 
Telephone : City 6400 
| 


WQGOLWICH-WORKS LONDON:'S-E 
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GLASSWARE 


of every description for Electric Fittings 
WITH 1j" HOLE OR GALLERY LIP. 


ASK FOR CATALOGUE. 
Also Lamp Fittings, Alabaster Bowls, Chains, 


Enamelled Iron Shades, Ring Fittings, 
Accessories, &c. 


VISIT OUR SHOWROOMS— 


CHRISTIAN BERGH ELECTRIC CO., Ltd. 
Bank Chambers, 329, High Holborn, W.C.1. 


ELEGTRICAL SUPPLIES CO. 


(Proprietors: E. S. Co., Ltd.), 


LONDON: 
— C ани MANCHESTER : 
“THE LIGHTHOUSE,” EE ITS 
233, TOTTENHAM COURT ROAD, W.1 10, GREENWOOD STREET. 
TELE: 2519.17 MUSEUM. oon TELEORAMS а TELEPHONE: “CITY 6794." 


EVERYTHING ELECTRICAL. 


DO YOU GET OUR 


ACCESSORIES. MONTHLY LIST? 


IF NOT, A TRADE CARD WILL ENSURE SAME BEING 
SENT EVERY MONTH. 
FITTINGS. HAVE You SEEN OUR NEW LIST OF 
BRACKETS & ALABASTER FITTINGS? 
IF NOT SEND A POSTCARD AT ONCE. 


SHADES. a NEW LIST IS JUST BEING PRINTED. 


LAMPS. OSRAM, MAZDA, FOSTER, POPE, COSMOS, &с., &c. 
STOCKED, IN ALL VOLTAGE8 AND WATTAGES. 


| BAILEY'S BAILEYS OWN MAKE: BAILEY'S 
66 9 
OAVIOSON STEAM VALVES 
PATENT of Steel, Iron and Bronze. T E 5 Т Р U M P S 
WATER VALVES. For Testi Во! Š Су! а 
a the Ude r 8827 Tubes Wats ao to a 
tation amongst users. The EXHAUST VALVES. 5 

rew valve gear is even simpler TESTING MACHINES. 


than the original design. . 
Нонна AIR PUMPS. 


CONDENSERS. 
AIR COMPRESSORS. 
PRESSURE GAUGES. 


„% Davidson RECORDERS 
Bteam Pump. for pressure, speed, water-level, &c. 


| Sir W. H. BAILEY & C0., Lu. 


Fig. 1р.—‹ S Davidson” ' Patent Boiler Feed Pump. "ig. 5008.—To 5 ` 
р. ALBION WORKS, MANCHESTER Fig. 5008.—'To 509 Ibs, 
For any Pres with Pis? г Rams. i о onks, M ы Fig. 50Q88.— Te 1000 lbs. 
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OLYMPIA, 


SEE OUR 


MOTORS 


on the Stands of 


ALFRED HERBERT, Ltd., 
JOHN LANG & SONS, Ltd., 

H. W. KEARNS & CO., Ltd., 
BUTLER MACHINE TOOL CO., Ld. 


"Magnet. Manchester 
“А В C. 5!" Edition" 


p IM А 


y ДД 2 


© OPENSHAW: 
Manchester, Engiaha 


SEPT. 4th — 25th. 


You will find " Beldenamel" Wire 
better than silk-covered wire for the 
windings of instruments, magnetos 
and small motors. Gauge for gauge 

: it is of smaller diameter, therefore 

& invaluable where space is limited. 


— - 
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BALL BEARINGS 


are the most accessible. 


The inner and outer races can be ENAMELLED BR 


separated and re-assembled with- 
out the aid of tools. This is a has four times the dielectric strength of 
great feature, for it facilitates | т ог соно 3 siii ap = 
WH . А А 8 volts per mil thickness of enamel, and is 
m cleaning апа lubrication, and unaffected by oil, weak acid or water. It | 
| enables Norma Bearings to be | never cracks, no matter how you bend it. 11 
А 


kept in perfect condition inde- 


finitely. For small turbines, 
А Wetcan supply any sizes B. & S. gauges or British 
motors, magnetos, drills and S.W.G. Write for prices and samples. 


ther high-speed machines these 
агзы dis ideal, for they carry Mo AL du: 


| 

a greater load than others of equal | 
size, have a longer life, and are | (8 Salusbury Rd, 
Kilburn, NW. 


None genuine unless maker's name and registered | 
rade mark Beldenamel appears on every spool. 


quite noiseless. All parts are 
interchangeable. 


Ask for further details. 


00000 THE STANDARD 
WW INSULATOR C? E* 
1 T8'Salusbury Road 


gp iU "I Kilburn London NW. 6. 
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EVERETT EDGCUMBE 


NEUTRAL-POINT | _EARTHING | 
(Brazil Carbon Powder Pattern) RESISTANCE. | 
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RESISTANCE TO CARRY 300 AMP. AT 11,000 VOLTS. 


The Brazil Carbon Powder Resistances possess the following advantages over all other 
forms of Earthing Resistance :— 


{.—They have a negative temperature co-efficient, 
and therefore allow the current to gradually increase, 


4.—They are extremely compact since one, to absorb 
100 kw., occupies little more than 1 cubic foot of 


until the circuit breaker acts, thus minimising the space. 
disturbance to the system. 5.—Thelr cost Is low for any given capacity. 
2.—They also reduce the circulating currents due 6.—They can be adapted for different currents and | 
to triple frequency to a fraction of the current that voltages, the resistance units being easily regrouped if 
itis desired to increase or reduce the current to earth. 


would circulate with grid resistances. 
3.—They are practically indestructible as regards 7.—There is no timit to the current or pressures | 
mechanical breakage and insulation. with which they can be employed. | 

! 


FULL PARTICULARS ARE GIVEN IN CATALOGUE SHEET 54. | 
Collindale Worke, HENDON. | 


117, Victoria Street, WESTMINSTER. 
Telephone : 8020, Victoria. Telephone : 45, Kingsbury. 


HIGH ELECTRICAL RESISTANCE. | 


| LUMIN ITE 22 


HEAT RESISTING. | 
| 
| 
| 


Send for 
Sample. | 


Сап be moulded to any shape, and can also be applied 
to metal parts—useful for Brush Holder Bolts—Straln 
Insulators—Dyrramo Brush Spindles, etc. 


SILUMINITE sheet can be cut, tapped and drilled, 
suitable for Switch Bases and Contactor Blocks. 


THE SILUMINITE INSULATOR CO., LTD., al. MIDDLESEX. 727 
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VERITYS E 


WORKS: ASTON, BIRMINGHAM. 


FRONT VIEW—OPEN. й | BACK VIEW—OPEN. 


Foo. PROOF Moron STARTING PANEL. 


SWING BACK TYPE. 


The illustrations show our standard Fool-proof Starting Panel, with the 
back of case hinged, allowing the box to be swung open for inspection of 
resistance and connections doing away with the great trouble of dismantling 
the interior when inspection is necessary. 


The panel is fitted with D.P. isolating switch operated from the side of 
case by lever handle. D.P. contactor type circuit breaker with one overload 
relay, powerful blow-outs and renewable sparking contacts. 


Starter with slow motion gear operated from the front of cover and elec- 
trically interlocked with D.P. contactor, so that all making and breaking 
of the main circuit takes place on the D.P. contactor under powerful blow 
out. The starter being complete with one minute rated resistance (at back 
of slate) and fitted with NO-volt release. 


SALES BRANCH ES 


a 


LONDON : BIRMINGHAM : BRISTOL : MANCHESTER : LIVERPOOL : 
31, King Street, Phosnix Chambers, 59. Hardman Street, - 818. 
Covent Garden, W.O. 2. Colmore Row. Victoria Strget. Deansgate. Royal Liver Buildings. 
QLASQOW : 


51, 
121. Waterloo Street. 
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К. JOHNSTON & Co, Ltd. 


92/3, Fore Street, London, E.C. 2. 


Telephones : Central 931 and 932. Telegrams : Svenska, Cent, London. 


Electrical Glassware of every description. 


Manufacturers of BULBS, TUBING and ROD. 


Hemispherical Bowls :—Opal, Lunalux, Rosalux and Triplex Blue. 


ALL SIZES. 
Opal Conical Shades, 1; in. Fitting. Railway and Ship Fitting Globes. 
Electric Shades, flint and coloured, 13 in. Fitting. Cut Pines and Ceiling Bowls. 


Note.—Opal Hemispherical Bowls and Opal Conical Shades ready for- 


Immediate Delivery. 
Enquiries from. Wholesalers only solicited. 


1 
re 
- 
— , " rx r1 т - r 7 , : с 39, = TT deed) Uf ETI 
a 1 Lar 2 eT i а a QNEQUE — 2 -- T LA 
— & E, a Se ә n ч coe n —" E А » 
м y^ — — 4 — em = А ry j —_*- — = 
+ * Ы - 1 
4 єч». — — " p а E P: 
в 4 © E. 7 “4 5 — * 
P. C К m : Е z ^ ^ 2-73 
— 7 * 2-Х w^. = " = 4 x „ж l 2 
y d 
, 1 = KL, UNS Ө Л — 
s4 1 $ Y A „= , * f — - i on "т 
4 3 rick „з " a | — we * 
* " ~~ Шш р "ү" " И 
у ^ z Ф ` i 
* * а-у — 4 6 
Т PASS: HA ^ — ies 
Ф. 5 A - LIC 
-—^—(iuccaopMEDC | > LAT "1 2 
$ 6: ` A > — “ * * - , i 
' * 
" ed 2 2 
7 Т Ц 
K a Z Е А » 
"i | ЖЕ. 
та : { ә —— s 


TRANSFORMERS 


A bank of single-phase forced-oll- 
cooled units, each 1000 K.V.A., in- 
cludin one spare unit; making a 
three-phase 3000 K.V.A. group. 


Ferranti Limited, 


HOLLINWOOD 
LAN CASHIRE 


oe —(—— —— —— — ͤ K ²˙ AA A ĩͤ . МЫТ 


September 94, 1920.] THE ELECTRICAL REVIEW SUPPLEMENT. 3 
[THE “LITTLE BRITON”| | BRITISH MADE 


No Gold goods are sold without the “ Hall- 
Mark.” No Vacuum Cleaner should be sold 
without a Faraday House Test. Send for 
сору. Every Machine guaranteed to reach 
this standard. 


| VACUUM CLEANER. D RY 


£27 


ON D.C. 


E30 


ON А.С. 


Sole Manufacturers: 


Jones & Pordes (e rras) 
Works: 8, Crawford Passage, London, E.C.1 


London: » Lionel Robinson, 3. Staple inn, Nolbern, W. c.i. 


| Send postcard TO-DAY for terms. 


| Sole Manufacturers and Patente: Scotland: - - = D.J, Bstersos, 52, St, Enech Square, Glasgow. 
Гре TURNER ASPIRATORS, Ld.. Misai scm ШЫ ыс нас О а. 


Dept. E., 87/9, Aldgate High Street E. 1. Laacashire: Arc Electrical Co., Trevelyan Bidgs., Corporation St.. Manchester. 
Telephone: Central 10861. Cheshire: - Roche, Lace & Co., City Buildings. Oldhall Street. Liverpool, 
Midlands:~ - - - Phillips а Turuer, 115, Edmund Street. Birmia£bam. 


Werke: €. Plough Yard, E.C. в. wales: The Commercial Electrical Supplies Co., 8, Westgate St., Cardiff. 


% ® 
WATER TURBINES, 


PIPE LINES, 


CENTRIFUGAL PUMPS, 
' HYDRO-ELECTRIC POWER PLANT. 


Head Office: 86, Kingsway, LONDON, W.C. 2. 
Telegrams : Jenorten Phone London. 
Telephone : 6420 Holborn. 
Works: Stoke-on-Trent, Staffs. 
BRANCHES : 
FRANCE: 68, Rue Caumartin, Paris. 
. JAPAN: No. 1, Yaesu Cho, 1 Chome, Tokio. 


AUSTRALASIA : Bank of N.S.W. Chambers, 
Lambton Quay. Wellington. 


S. AMERICA : 65, Rua General Camara, 
Rlo de Janelro. 


THE LARGEST WATER TURBINE EVER MANUFACTURED CANADA: HOVNE Hydraullc & Engineering 


O IN GREAT BRITAIN. Output 8,000 B.H.P., Head 1,000 ft. o., Ltd., Lindsay, "O 


\ 
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Large Gears are 
our speciality. 


That we have every facility and, what is 
equally important, the necessary experience 
for cutting large gears, the accompanying 
illustration makes clear. This gear (one of 
the largest of its kind) has been supplied to 
a Rolling Mill. It will be noticed that the 
teeth are shrouded—which adds considerably 
to the strength. À 


DATA or GEARS. 


rmalload - - - - - - - - 2000 H.P. 
ximum Loa 5000 H.P. 
—ͤ—ũũ— 2 190 and 30 m. p. u. 

18' 0” 


We invite your enquiries for Citroén Gears no 
matter how large or heavy these are required to be. 


Write for the Citroén Gear Catalogue, the finest 
of its kind. 


THE CITROEN GEAR; CO., Ltd., 
27, Queen Victoria Street, Londen, EC. 4. 


Producer Gas Engine, 
65 B.H.P. at 500 Revs. 
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q *ELECTRO-VAPOUR " 
SPECIALITIES. 


(Letters Patent.) 


Fig. 1.—'" Electro-Vapour " Radiator 
(Standard Pattern). 


Fig. 2.—" Electro-Vapour" Towel Rail 
[(Standard Pattern). 


Fig. 3.—"Electro-Vapour" Bath Heater- 


Fig. 4.—" Electro - Vapour” Coils for 
Linen Cupboards and Motorcar 
Bonnets. 


Fic. 8. 


BENHAM. & SONS, LTD, 


64 & 66, Wigmore Street, 
LONDON, W. 1. 


— > — 


NO CAR LIGHTING 
SET COMPLETE 


Price R ight a 
Delivery Prompt. 


. WITHOUT 


THIS 


R. В. HAND & Co., 


LTD.. 
63, High Holborn, 


LONDON, W.C.1. 
'Phone Museum 6286, 


Telegraphic Address:—" THEOREM PATRICROFT," 


GARDNER 
Gas and Oil Engines 


Vertical High-Speed Type for 
coupling direct to Dynamos. 


From 5 B.H.P. to 120 B. H.. 


L. GARDNER & SONS, Ltd.. 


Barton Hil! Engine Works, 
PATRICROFT, MANCHESTER. 


NORRIS, HENTY & GARDNER'S, Ltd., 


GARDNER HOUSE, 
115, Queen Victoria Street, London, E.C. 4. 
Telephone Nos, 9498 & 9494 City. 
Telegraphic Address: Мовкорезте, CENT, LONDON." 


Glasgow Showroom A, ST. VINCENT ST. 
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STEAM METERS 


ACCURACY 


is the Keynote of KENT'S 
STEAM METERS and Low 
Maintenance Cost is evidence of 
their Durability and Reliability. 


“ the Engineer stated 
that he had only changed one 
hat leather in three years, in 
all eight Meters. Мо other 
renewals were necessary. 


Illustrated and fully - priced 
Catalogue free on application. 


GEORGE KENT, Ltd., 


Battery of 5 Steam Flow Recorders, 8212 199, High Holborn, LONDON, W. C. I. 
Works : - LU TON. 


QJ IRANIAN NNI 


Yr 


E guarantee that the Insulated 
Cables we manufacture, namely, 
“Saturn” Brand, are equal in every 
respect to "Association" makes. Better 
Cables and Wires than “ Saturn ” it is 
impossible to procure. Yet the prices 
we can quote show a distinct advantage 
to the buyer. Particularly docs this 
apply to large sizes. 


Ask us for an estimate and samples. 


H-W-$mith Orr 
Electrical Calle Makers ftre Drawer 
LYDBR.OOK GLOSS. 


THE ELECTRICAL REVIEW SUPPLEMENT. LSeptember 24, 1920 


=: ЛП 


- r- — - A - Т — ~ >», g E 1 — * * " 

МААТЫ Ам AXES Yo qi tare o gd. Гу DAC Y Ne sre he 22 * Ы Ноу T Meh e bx 

H *. * * ААС A ^: . . Ju) ^ * 7742 72 Mr H ES x as * „ » АК Г * : $ A Г, 

аз CERTI EN as 4 Ра ^ t a Уу, C i * A Pet E Je М? кеек зө. Iig AA vA ` h . Ан - 2 т, Лу, 

ч > Уз 7 ~ 2 E D : X 2 E 22 ` D "MN d i * * y 2 =f > * gc 2 175 < Е E e * i Ts) oS х x Et 

ue 1 Ас» еу. "n: С tt. УТАУ Take FTL A : Joe 7 8. * z3 T 8 - 

TELEGRAMS: A a 
E = =. ** b 

CRYSELCO, « 71P5TON' 

TELEPHONE: 
.So. 


ELLECTHRIC LAMPS. 
MANUFACTURED ONLY BY 


CRYSELCO L**. 


KEMPSTON WORKS, 


BEDFORD. 


2. — X N 
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pum | 
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Teleph: one Tele gi ams 


NO. 409 EFFICIENCY, STOCKTON. 


LEVELAND METAL ($ Ee сваре ner 


STOCKTON-ON-TEES. 
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A SERVICE THAT SELLS HOOVERS FOR YOU 


THE ELECTRICAL REVIEW SUPPLEMENT. - 
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Our interest in you as a Hoover 
dealer is shown long before you re- 
ceive your first supply of machines. 
йе of re-sale men and women 
—highly trained experts in selling 
The Hoover—are at your com- 
mand from the very first. | 


This service costs you nothing and 
it makes for extraordinarily fast 
turnover of stock, for your Hoovers 
are sold to your customers as soon 
as you get them, usually within 


thirty days of delivery. 


Even without this added advant- 


age, The Hoover is not difficult to 
sell. A single demonstration of 
the wonderfully easy Hoover way 


` ^O 

The HOOVER lifts the caret 

the floor like this eth ied эш 
ombedded grit, and so prolongs its life. 


out its 


CLEANLINESS 


of electrical beating, sweeping and 
cleaning is usually enough to con- 
vince the most sceptical prospect. 


Because only The Hoover com- 
bines these three essentials of per- 
fect cleanliness it is the largest-sell- 
ing electric cleaner in the world. 
Our Re-sale Plan and the attrac- 
tive Hoover sales proposition mean 
small capital outlay, quick turnover 
and substantial profits. 


The Hoover costs about a penny 
an hour to operate and is made 
for every standard voltage from 
32 to 250, The Hoover Suction 
weeper Company, Limited, 288- 
: Ben! Street, London, W.1. 


292 
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HOPE'S PATENT 


Eluven: REGD. TRADE (REGD. TRADE MARK) 
Fu se. 

In the *F LUVENT ” Fuse every part of the Fuse 

and Base is accurately manufactured to gauge. 


Any " FLUVENT " Fuse Bridge will make perfect 
contact in any “ FLUVENT " Base. 


ы! iy of compact size and has а very short break. 
ortion of the actual fuse wire in the fuse is 
af йу contact with the china at any point. 


Ты lining of the fuse chamber is indestructible, 
and will withstand 3000 deg. Centigrade. 


The fuse has a perfect inverse time element. 


The watts loss, and the mass of metal to be volati- 
lised on short circuit is extremely small—watts 
loss less than one-fifth of that in other makes. 


Fuse wire passing through small hole to contacts 
prevents over-fusing. 


Blowing effect of the tube tends to blow arc away 
from the contacts instead of towards them. 


A complete table of fusing currents for all 
песси sizes RATS 5 on the bottom 


" FLUVENT * 


You are invited to write for further FLUVENT "' information. Deliveries 
for Urgent Orders guaranteed within Ten Days if specially desired. 


PARMITER, HOPE & SUGDEN, LTD., 
Hulme Electrical Works, MANCHESTER. 


London Office : 25, Victoria Street, 8.W.1. Scotland : A.C. Borthwick, 
149, St. Vincent St., Glasgew. North-East Coast: J. Gledson & Co., 48, 
Blackett St., Newcastie-on-Tyne. 


View of the “FLUVENT” Fuse 
opened out, showingYits superior design. 
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ELIABILITY of the power 

R plant means better output 
and increased profits. 

BROWETT-LINDLEY Gas Engines 
are outsianding examples of sound 
design such as makes reliable 
service a matter of course. 
Soundly constructed on simple, 
honest lines, they are giving un- 
qualified satisfaction throughout 
the world—repeat orders prove it. 


Münte 


al 


. 5 se : 
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Communicate with us 
and we will convince 
you thai our Engines 
offer advantages which 
cannot he gainsaid. 


^Dtowett- 


mln nnn 


-c wow C 
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— & CO., LTD. 
Sandon Works, PATRICROFT, Manchester. 
LONDON OFFICE - — - = Amberley House, Norfolk Street. 
GLASGOW OFFICE - — -e œ - - " Sandon," Westerton, N.B. 
СС] mnnm n LETTRE NL LETT LETTO MI] a - 


CREDA ELECTRIC 
FIRES 


It is time to think about Autumn and Winter stocks. 
Creda Electric Fires repay investigation, they аге designed 
and made with full knowledge of what an electric fire 
should be. 

The bars are highly luminous and unbreakable. There 
is a full range of patterns. and sizes, and the prices 
suit all requirements. | 

Creda Fires can be sold with. the utmost confidence. 
The prices are as right as the goods. 

Send for illustrated catalogue. 


CREDENDA CONDUITS Co., Шмітер, 


WHITEHOUSE STREET, ASTON, BIRMINGHAM. 


LONDON aes Sis а Messrs. Baxter & Caunter, Ltd., 219, Tottenham Court Road, W. 1. 
GLASGOW .. Dus uS 2% " $us Messrs. Paterson. & Service, 38, Bath Street. 
MANCHESTER S $6 T aes Mr. R. Foster, 196, Deansgate. 


STOCKTON-on-TEES iat a Мез. Fairless j Supplies Co., Ltd., Albion Street. 
SWANSEA  .. Messrs. Electrical & Mechanical Trades Supply Co., Russell Buildings, St. Mary Street. 
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MACHINE TOOL AND ENGINEERING 
EXHIBITION. 


VISIT STAND No 1264 


LITTLE GIANT 


ELECTRIC TOOLS. 


WE ARE EXHIBITING powerful, speedy, vibrationiess, dependable—and 
equipped with the most ruggedly built Efectric 
2626р v. Motors to be found in any line of Portable Elec- 

T tric Tools made ! 


MACHINE TOOL * 


ENGINEERING Little Glant Electric Tools incorporate features 

of construction the result of twenty-five years’ 

EXHIBITION experience. Judge their superiority on your 
MACHINERY IN MOTION work by actual test. 


OLYMPIA 


LONDON 


SEPT 4-25 ШІ} CONSOLIDATED PREUMATIC TOOL 60., LTD. 


STAND 63. "EGYPTIAN HOUSE. 170, PICCADILLY, LONDON, W. 1. 
‘Taleg. Add.: “Caulking,” Piocy, bundon. Works: FRASERBURGH, SCOTLAND. Telep. No.: Gerrard 9215 (8 lines). 


[ТНЕ “ҒАСЊЕ’ TERMINAL. 


WILD-BARFIELD 


AUTOMATIC 


TOOL-HARDENING FURNACES 


Automatic & Electric Furnaces, Ltd. 


OFFICES AND WORKS: 
281-283, GRAY’S INN ROAD, LONDON, W.C.1. 


i (Adjacent to King's Cross, St. Pancras and Euston Stations.) 


Gbowins Wires in. Position. 


5 for attachment. 
— Facili ith which it м кш Ёхед to cable. 
VANT. A [дейген acility мА w can 


D болме, Boh i наат "All Gs cas piso mo locus perit 
Send fer Prices and Lis of АП Kinds ef Terminale. © 


ROSS COURTNEY & CO., Ltd. 


UPPER HOLLOWAY, LONDON, N. 


1 
1 


QUY 


ботан eed ў 


y DN ve Months 


LL Wolf Electric Tools are guaranteed x^^. x " 
for twelve months. This portable TT — == 
Bench Grinder saves much time їп Eu | — 

workshops where tools have frequently to dem INS — —— 
be re-sharpened. So constructed that it can 7 = 


be fixed in any convenient position either on 2 v. : = — K— 


а bench. or bolted to any upright pillar. bg 1X : — — 


May we send you our catalogue, illustrating ~ 15 D ef 
and describing the complete range of Wolf SEL a к==р 
Electric Tools ? 


S. WOLF & Co., Ltd., 
315, Southwark Street, 
LONDON, S.E. 1. 
Telephones: Central 5172 and Hop:2734. 
Coventry: 6, Warwick Row. 
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Sole Agents for 


== FOSTER SCREW MACHINES 


These Tools have recently been redesigned 
and combine all the latest improvements. 


We are Exhibiting Two Sizes at 
OLYMPIA on Stand No. 40; 


ALSO | 
UNIVERSAL TURRET LATHES. 


\ SELSON 


9 Eng. Co., Ltd., 


83 & 85, Queen Victoria Street, London, E. C. 4. 
— — QÓ € 


AUTO INDEX 


is 


A saving of 5/6ths of the usual fixing — 
can be made by using 


RAWLPLUGS 


(РАТЕМТ FIBRE PLUGS) 


For fixing all kinds of Electric or Gas Fi Wi 

Cables, Conduits, Switches, Ceiling Ras P за 
Connection Boxes, Brackets, ше Apparatus, all 
Switchboard and Installation work for Light, Heat 


or Power. . . . . Among other advantages are 
SIMPLICITY of MANIPULATION, 
SAVING of TIME and COST, 

INVISIBILITY, NEATNESS, and LOW COST. 

By the use of Rawlplugs a firm hold is баша; in 


PLASTER, BRICK, CONCRETE, CEMENT, 
MARBLE, SLATE, STONE, TILES, GLASS, 


TRONG and well-made, 
this head needs but a turn 
of the lever to the right to 

index it, then a turn to the left Ь 

clamps it securely. 


It can be used either vertically or 


helde the work with maximun edit [E D METAL, &c. 

г» е — tillod labour NOS — À———————————————"''ÁÓMMM 
- there being no possibility of mistakes A complete set of Rawlplugs & Tools £2. 

erem b the miscounting of А 

Let us send yeu full illus. particulare, Trial Outfit ( Post Free)... ese, eee 5s. 6d. 


Chas. CHURCHILL & co., Ld. 


9-15, Leonard St, Finsbury, rer р n À 
CETT Nr enr "er: . | TheRAWLPLUG Co.,Ltd., 
: Lenthall Place, Gloucester Road : 


SOUTH KENSINGTON, S.W. 7. 
Telephone: KENSINGTON 6492 and 3370. 


H AD DEN’S ELECTRIC LIGHT & GAS FITTINGS 
ANDZART METAL WORK. a 
THE designing of Electric Light and Gas Fittinge has | 
become a fine art, to attain real distinction in which 
requires not only authoritative knowledge but good taste 
and wide experience. 
We have a staff of master specialists and highly-skilled artist- 
craftsmen who possess unique facilities for carrying out work 
of this character. Original and various Period Designs are a 
speciality, and a large variety of stock models invite inspection. 


© Baquiries or a visit to our Showrooms places you under по obligation. € 


J. HADDEN & CO, LTD, 


Eleetrie Light & Gas Fittings Manufactugers, and Art Metal Workers, 


» c ea, ве. KMatherine’s Road, Notting Hill, LONDON, W. 11. 
Telephone: Park 5024. Telegrama: “* Ablivsonet, Phone, London. 


| 
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JOSEPH SANKEY & SONS, LTD., "mum 


Telegrams : “SANKEY, BILSTON.” : LIEBER' S. Telephone : 115 BILSTON. 


Manufacturers of SHEETS and STAMPINGS of all descriptions for |... Trade Marks: 
Dynamos, Motors, Transformers, &c., and for Electrical Work generally. 8 s 


STALLOY ^^ MAKERS | . 
Telephone "LOHYS EXTRA." 
R —— "LOHYS." 
| eceive. (PATENTS „ 
Diaphragms. LOW HYSTERESIS. Low EDDIES. HIGH RESISTANCE. INSULINE. 


Representative; ROBERT JENKINS, Ulster Chambers, 168, Regent Street, London, W. 1. 


Telegrams: “ PERMEABLE, PHONE, LONDON.” Telephone: Recent 5508. 


Н.Т. ann L.T. SWITCHBOARDS 


AND ALL DETAIL APPARATUS. 


EQUIPPED WITH THE MOST 
IMPROVED SAFETY DEVICES 
AND EMBODYING ALL 
HOME OFFICE REQUIREMENTS 


by efficient Inspectors before 


| | All parts carefully examined 
| assembly. 


KNIFE SWITCHES, OIL SWITCHES, 
REACTANCE COILS, IRONCLAD GEAR. 


Mp , i Р " ШТ” ' 
74 «T "EXHIBIT Í OUR MARK] 


{шс >а i 


A 
7 


FERGUSON, 
7 чта 
N PS evar GLASGOW | PA : LI N 


WS NOV DEC. 
И: 1920. c - Head Office and Works: London O ffice : 
Janes 1 Freer = F HIGHER OPENSHAW, 37, NORFOLK ST., 


MANCHESTER. STRAND, W.C. 2. 


г" (CU C oa rer --. 
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For anything 
MICA « MICANITE 


eend to the Manufacturers: 


THE BIRMINGHAM MICA 60., 


South Road, Hockley, 


ALABASTER. 


We are now receiving 
regular shipments of 


ITALIAN ALABASTER BOWLS. 


On View at our Showrooms. 


C39 c0 C00 C0 CÓ 


(DS Hmmm 


[^ с) 


Me BIRMINGHAM. 
BRITISH ELECTRIC TRADING CO., " 
> Tel ms: Phone: 
2, Percy St., Tottenham Court Road, W. i. “INSULATION, BIRMINGHAM.” - 118 NoRTHERM. 
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n C. MOTORS 


SINGLE PHASE 
TWO PHASE е. 
THREE PHASE 


ALL S. CAGE 


BRITISH SLIP RING 


WE HAVE AT THE MOMENT 


LARGE STOCK IMMEDIATE DELIVERY 


EX OUR LONDON WAREHOUSE. 


DELIVERY OF MOTORS NOT IN STOCK 


50 TO 100 CYCLES UP TO 10 H.P. IN 


TWENTY-ONE DAYS. 


September 24, 196.] 
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You can now obtain L.W. Dynamos up to 
4 KW. and D.C. Motors up to 6 H.P. from 
stock. These well-known machines, which 
formerly were manufactured by Arthur Lyon 
and Wrench, Ltd. (whose business we have 
acquired), are an advance on standard 
designs. They are of smaller size, are 
better ventilated, have a higher electrical effi- 
ciency, and are accessible. The brush gear of 


NAMOS & 
DC.MOTORS 


is of a new type, and can be removed 
en bloc in an instant without disturbing 
the ball bearings. L.W. Dynamos and 
Motors are foolproof machines, and there- 
fore ideal for Country House Lighting 
and Power Sets, and for a hundred and 
one uses where units of limited size are 
required. Prices and Stock Lists will 
be sent on application. 


ТОРМАП. RYALL & Colo 


38 GROSVENOR GD^S, 
WESTMINSTER, 
L-OADOAM SW I. 


Successors to Arthur Lyon & Wrench. td.. Dynamo and Motor Business. 
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Ба: 


We make steel castings 
of the highest quality for 
general engineering work. 


| | ШШ ГЕ ALLIED STEEL MAKERS 
"n E. E l nm "E and FOUNDERS, LTD. 


E 


I lh " И | WORKS 
WM \\ llis Р 9 BR — Castings Co., 
. — Р | : | | BRAINTREE, Essex. 
d. ." «d ab * The National Steel Foundry (1914), Ltd., 
Tm ini: E EN — ; ir] LEVEN, Fife, 
mil - * ! Thwaites Bros., Ltd., 
` BRADFORD, Yorks. 
BRANCH OFFICES : — 
LONDON: Billiter House, Billiter St., E C.3. 
COVENTRY: 29, Hertford Street. 
GLASGOW: 4, York Street, 
ENQUIRIES TO HEAD OFFICE:— 
жы! ҮП ITI Tr CENTRAL HOUSE, KINGSWAY, 
— LONDON, W. c. 2. 


WALSALL MIDGET SWITCHBOARO. 


SPECIFICATION. 


Enamelled Slate Base, 18" X 15" 
One 3" Dial, Spring-Control, Brass-Case Ammeter. 


One is s - Voltmeter. 
One » " Auto Cut- 
In and Out. 


One 4-way Charge and Discharge Switch. 
One 2-way D.P. Voltmeter Switch. 
Two D.P. Switches and Fuses. 


DELIVERY: Same Day as Ordered. 
PRICE: O.K. 


THE WALSALL ELECTRICAL CO., LTD. 


Telegrams: '' Bléctrical."’ WA LSALL, ENG LAND. Telephone: No. 45 Walsall. 


September 24, 1920. ] 
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|. THE “SAMPSON " 


on circuits 4 to 12 volts. 
Powerful model, semi-enclosed type, with former 
wound coil, self-starting. Will drive fans, model 
. — boats, mechanical toys, &c. 
— — . 
No, N45/150. Retails 23/. 
Wide ran£e. See new illustrated Catalogue. 


Will work 


The *JOHN BULL" DYNAMO. 


Output about10 volts 3-5 amps. A splendid Accu- 


mulator Charging and Lighting Dynamo. Fitted 
with drum armature, former wound field coils, 
brush rocker, gauge spring controlled brushes. 


Retails £3 185. Weight 94 lbs. 


WIRELESS 
APPARATUS. 
Designed & manu- 
factured by experts 
New Illustrated 
“WIRELESS CATALOGUE” 
on request. 
CIRCULAR 


of lamps, 


light 
voltage, с. 


No, N25/12. 


VOLTMETERS. 
No, 7/174. 0-6 volts. Retails 11/3 
No, 7/175. 0-12 volts. Retails 11/3 
No, 7/176. 0-16 volts. Retails 11/9 


REGULATING RESISTANCE. 
FOR LOW VOLTAGE. 
Recommended for numerous f å 
purposes, for varying speeds f E 
of small motors, decreasing 
reducing 


Mounted on porcelain, 
Retails 4/-, 


TORCHES, 


| . 
£1 е 7 


HE Articles shown on this page 
are typical of many that will be 
found in our “N” List and Flash 
Lamp" List, just issued. Copies will 
be sent on application. 

The Autumn and Winter Season 
offers to the Contractor an oppor. 
tunity of enlarging his clientele, and 
incidentally increasing his profits, by 
stocking and displaying the useful 
and attractive lines listed by us. 


All prices quoted in this Advi. 
subject to liberal trade discounts. 


Electric Hot or Cold 
AIR DOUCHE 


WIRELESS - 
RECEIVERS: 


Retail. 
1,0000. 45/. 


2,0000. 47/6 
4 0000, 55/. 


Operates from Elec- 
tric Lighting Circuit 


Indispensahle in every home. 
A TOILET LUXURY— 
A BATHROOM NECESSITY. 


By means of the Electric 
Douche, warm or cold air 
can bs blown where desired 
It is of the utmost value for 
rheumatism gout, lumbago 
neuralgia drying the hair, 
photographs. A luxury to 
the toilet table and hair. 
dresser. Retails £6 3s. 


No. D21/04, 
powerful ín every particular. А 
size A$ x 5 x 4 in. Retails 


rior quality, extra powerfal. 
size 10 x 5] x 44 in. Retails 38/6 


ELECTRICAL POCKET LAMPS, 
DRY BATTERIES, BULBS. 


BEST BRITISH MANUFACTURE. 


MAGNETO MACHINES (British Made). 
No. D21/3A. Very powerful handsome Magneto 
with cog-wheel drive, fitted in polished ma. 
hogany case with lock & key. Size 10x 51 x 44 
in. Really wonderful value, Retails §4/- ea. 
No. D21/00A. Single wheel Magneto polished 
pine case, regulator cord & handles complete. 
Approx. size 8 х 4x 3{ іп. Retails 27 
Single wheel Magneto, 

roximate 
33/6 each. 
No. D21/1A. Single wheel Magneto, very supe» 
Approximate 


MEDICAL COILS. 


CC THE “ DELIA.’ 


BEST МАКЕ. IMPROVED TYPE. 

Avoid imitatiens of the “ DELIA ” Medical Coil 
Superior quality Medical Coil, fitted with automatic 
switch, which breaks the battery circuit when box ig 
closed SPECIFICATION : Polished case, fall-down 
front, containing a powerful coil with regulating tube. 
The coil has a two-way switch, which enables the 
operator to uss one or two batteries, as required. The 
Batteries are fitted in the compartment at the back of 
the cabinet. - Size of Case; ?j x 71x 6 in. 

List No. N1/261. Retails 67/6 each. 


Large selection of Medical Coils. Retail from 5/8 ea. 


THE SAMPSON MASSAGE VIBRATOR. 
т British Made. 

Recommended for Rheamatism, Obesity, Paralysis, 
N«uragia, Nervous Diseases, and as a general tonic for 
stimulating the nerves. Іа handsomely finished 
leatherette casa lined with velvet, complete with 
richiy nickelled Electrodes Retails £6 155. 

Supplied to work from Electric Lighting Circuit 

or Dry Batteries. 


“кк - 
| MAGNE LECTRIC MACHIN 
` ж. IO (am * 


Nr 


HARAN 
HHH 


each. 
more 


each. 


THE “CHALLENGE” 
BRACKET SET. 


Registered Design Nos. 667026/7. 
Neat Bracket det complete with 
switch and terminals. Takes 
miniature screw bulb. 


No. N38/17. Retail 2/10 each, 
No. N28/80, special nickelled 


AMMETERS. finish o> ©—-${$ each; 
N . 7 177. 0-6 mps. Ret ils 1 la АЈ Torches. x LE Е ** FAL t * .. 3/6 57 1 " ; 
No. ТӨ. 0-80 төре. Retails +t " Volex" Dry Batteries. Most lasting of all makes ad Retail 1/-  ,, bi ir Outfits 5 i x „жа; 
— other types and. sisis Best Quality Metal Filament Bulbs s e e Retail 4àd. „ , ато, 


on request, 


The "TOURIST" Dry Battery Combination Electric 
Lighting Set for the Cycle. 


Compris- 

ing = 
handsome ro 
and ade. 
efficient 

Lamp. Superior to 
illuminat'd t Accumulator 
Roar Lamp, Sets. 


Bet of Bulbs, Connecting Cord, and the Volex Tourist 
Dry Battery in strong Satchel Container. Ready for 
use and extremely easy to fix on the machine. 
Popular Type, 23/6. De Luxe Type, 34/- 
Where the rear lamp is not required, we supply the 
Knightrider’ Head Set as above but without rear lamp. 
Popular Type, 18/. De Luxe Type, 28/- 


Spare Batteries, Bopular Type, 5/6 De Luxe Туре, 10/- with accumulatorgiving 12 hours light 
at a charge. 


Subject to Trade Discounts, 


rr 


" VOLEX " DRY BATTERY 
LIGHTING OUTFITS 


The Ideal No-Trouble Outfits 


For the MOTOR-CYCLE and SIDECAR. 


Have been sold in im- 
megse quantities dur. 
ing recent years and 
have achieved an un. 
paralleled success for 
this service. In con- 
sequence of their do. 
pendency over Асси. 
mulator Outfits the 
demand is constantly 
increasing. 

Dynamo Lighting Sets 
with Accumulator re. 
quire careful attention 
and owing to compli- 
cations have a ten. 
dency to go out of 
order. 

Accumulators, if not 
regularly charged, sul. 
phate & become useless 


The Volex Dry Fatteries require no 


The PRINCOLITE 
ж Head or Rear 


= == Cycle Lighting 
кт y Set. 


construction and 
handsome finish 
Takes the 
ordinary 2-cell 
large torch 
refls. No. T1192. 
Complete with 
Battery & Bulb. 
Price 6/9 each 
We also аорту 
these lamps fitted 


Price 11/9 each. 


18 months without renewal, and new Batteries can be Йй ед in a few moments at little cort. 
SPECIFICATION : 4-6 volt Volex Dry Batteries in Metal Container, which lies con venlently 
in the bottom of the sidecar ; Switchboard ‘Superba de Luxe’ 
torpedo pattern Side & Tail Lamps; Csnduoting Cord; M.F. Bulbs. No. MC/45. Retails £10 15s. 
For full particulars see Sectional List M/202, on request. 


| Full particulars, see New lllustrated 
` ‘Catalogue, on request. 


attention and with ordinary care will last from 14 to 


; Headlamp (7-in. front) ; Ballor 


H 
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REJAX LIGHT and POWER PLANTS. 


BLECTRICAL ENGINBERS For Houses, Farms, 
ell over the Country want this Schools, Estates, 
‘Plant. It is a first-rate selling arages, Churches. 

roposition and appeals to the - 
Жану, and Gngineer alike. 


r- 
MERSEY 
DYNAMOS 


5 ount house an 
farm is a Write imme- 
AND diately for "Aller к 271175 
ory, or 
M 0 1 0 R S valuable Agence closed. aes your 
Rejax-Ph Light and Р 
IN Plant ieee 3 H. P, ou belt | à 
es samaan. 1 same 
ONE WORD : EA CE OE S ne. 
suitable for installation ol to 
COMPACTNESS 150, 25-C.P. lamps. 


Ii. KW. Plant, complete 
with Accumulators, 
Switchboard, &c. Price 
£155 plus 10%. 


McCLURE & WHITFIELD, STOCKPORT. | REAN, LTD., A 
UR 27 АРЧИРЗДЕЕЕРЕЕХ 4, Accessory Hee , Percy St., TOTTENHAM COURT Rd., LONDON, W 1. 
Telephone: MUSEUM 490. Telegrams : "REJAJXSESSO, OX, LONDON." 


This week we illustrate another of our products, 


TIIE VINCENT IRONCLAD FUSE. 
PATENT NO. 139,061. 500 VOLTS. 


This Single-pole Fuse is made in four сарае, 
i.e., 15, 30, 60 and 100 amps. 


We shall be very pleased to submit a sample 
for your inspection on receipt of a postcard. 


The IRONCLAD SWITCHGEAR MFG. CO., 
61, Vincent Parade, Balsall Heath, BIRMINGHAM. 


AGENTS :—The Enterprise Mfg. Co., Ltd., Gun St, Bishopsgate, E.1; Mr. J. Dyson, 7/9, 
Aldermanbury, Bradford; P. Nutter & Son, 41, The Side, Newcastle-on-Tyne ; 
The Elco Mfg. Co., Colston Yard, Colston Street, Bristol. 


Agents wanted where not represented. 


DENMERERSO RE See TROUPE SO OEC ара 
ARMATURES əs REWOUND. 


New and Second-Hand MOTORS, &c , Supplied. VERY PROMPT SERVICE. 


MODERATE CHARGES, 
CLIMAX ENG. Co., ESTIMATES FREE 
182, Church Street, KENSINGTON, W. 8. wees PARK 2023. 


vs Wem “# A FULLY-ILLUSTRATED PAMPHLET giving in detail the 

SCR. apparatus required. cost. methods of use, time taken. prac- 

a X <= ticability of different methods, and a mass of other useful E 

= JN & information on the application of X-Rays to ascertaiming the 
С purity or homogenelty of castings. foods, insulattng materials. 


Л . metals. fabrics, timber, and nearly all other materials, sent 
" free On request. Skilled attention to, and advice on. any 
uu" problem concerning the above will be given winingly by: EXAM | NA i 10 N 
k * н THE COX-CAVENDISH ELECTRICAL CO., 
= * LTD., T 
2. anh Twyford Abbey Works, Acton Lane, Harlesden, OF MA ERIALS 
dis London, N.W. 10 - - - Tel.: Willesden 3055. 


=>” — ЫҢ 
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520 pp. of Standard 
Text, Tables and 


The Contents IW Data ot direct in- 
terest to Electrical 
Engineers. 


2/6 <= 
The Price 1 from all Booksellers 


and Bookstalls. 
(Postage 4d.) 
It is of use to— 


Every Oontral Station Engineer. 
Because the Tables of Stations in the United Kingdom are 
arranged in such convenient form and can be referred to so 
quickly. | 
Every Light and Power Oontraotor. 
For the same reason, thus enabling him to ascertain quickly 
the voltage, periodicity, &c., in any town where he may have 
fo submit an estimate; also because of the valuable and 
eminently practical articles on Illumination, Power, Wiring, 
&c. 
Every Manufacturer and Factor. 
Because with it Һе can almost always fill іп any important 
points as to whether с.с. or A.C. or voltage which may have 
been omitted by his client. 
— J^ — 


Every Foreman, Wireman, &c. 

Because of the clearly illustrated and explanatory chapters 
on all kinds of Wiring, the I.E.E. Regulations, how to fix 
and use instruments and, indeed, everything for the practical 
Electrician. 

— S — 
Evory Engineer in Ohargo of Plant. 

Because it tells about the Electrical Machinery in clear and 
simple language; how it works, how to take care of it, what 
to do if it breaks down, &c. 


— 
FOR THE ABOVE REASONS 
WE ASK YOU TO BUY IT. 


Among the experts who have contributed to this year's issue 
we are proud to quote the nàmes of Messrs. R. G. MERCER, 
J. S. Dow, К. E. NEALE, C. SYLVESTER, E. P. BARFIELD, 
Н. С. WHITE, А. P. HASLAM, RAYMOND J. MITCHELL, 
A. W. MARSHALL, J. W, BARBER, C.B.E., &c., &c. 


AND STILL IT IS A POCKET-BOOK, 


What is more, it is officially recom- 
mended by the C. & G. Authorities. 


Price 2/10 net post free from— 


1 S BENTELL ACL 
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PRACTICAL ELECTRICIAN'S 
POCKET-BOOK. 


He up-to-date and read McGraw-Hill. books " 


Tho hook you’ve been waliting for 


ARMATURE | WINDING 
MOTOR REPAIR 


By DANIEL H. BRAYMER, 
(Managing Editor of "Electrical Werld." ) 


18s. NET. ILLUSTRATED. 


When called upon to locate troubles in motors and generators, 


operation or procedure the applications of fundamental laws and 
rules are worked out. 


Liberal use has been made of practical data and practices in 
repair shops so as to combine the good features of a book of 
methods with handbook information covering these methods. 


McGRAW-HILL PUBLISHING Co., Ltd. 


6 and 8, BOUVERIE STREET, 


LONDON, Е.С. 4. 


CARTONS 


FOR THE BATTERY TRADES. 


Manufacturers of all kinds of Cardboard Boxes, &c., 
used In the Dry Battery and Accumulator Trades. 
IMMEDIATE DELIVERY. 


v. HILLBAR PRESS, "= 


London Wall, 3 LEYTON " 
76, FINSBURY PAVEMENT, 
6798: EAST HAM. 


LONDON, Е.С. 2. 


т 19+3/08 ' IN 


= NO SWEATING. 04 
MADE IN ALL TYPES & SIZES. 


SOLE SELLING AOENTS! 


HASLAM z STRETTON,L 


/ I-.WINDSOR PLACE 
TELEGRAMS UAE ARAS КА 


,, e дуу: 
R ТА OOM WHERE m SSS 
: СА 8 MAY BE INSPECTED. 


1 SPON L? Роком 
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Есе А 
— THE “THOMSON " WIRE ~p TAPE 


— For — 
ELECTRIC HEATING DEVICES, 
ELECTRIC RESISTANCE UNITS, 


and ALL NICKEL ALLOY REQUIREMENTS. 
PURE NICKEL. 


Electric Lamp. 


Used by the Polloe 
since 1907. 


- Send for particulars. 


NICKEL-CHROM'!UM, 
EG КИЕ aa NICKEL-MANGANESE, ONEL 
Sole Agent : NICKEL-COPPER, ETAL 
NICKEL-CHROME-STEEL, 
L. E. WILSON, NICKEL-STEEL. 


Complete Catalogue upon Request. 


THE ELECTRICAL ALLOY COMPANY, 


. Mills: Morristown, New Jersey, U. S. A. 
Cable Address: Elalco, New York. Codes: A BC. Gib Edition) ; Lieber 
London Office : Б. CHANCERY LANE. W 


10, Corporation Street, 


MANCHESTER. 


Telegrams : " Telephony,” Manchester. 
Telephone: City 344 


pee T- 
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|| NEW MOTORS & GEARS 


А.С. and DñD. C... 


DELIVERIES FROM STOCK. 
From 1-Н.Р. to 150-H.P. Y Plating Dynamos. 


6 volts and 10 volts, 


` Complete Equipment 
with 
AUTOMATIC FEATURES 


50 —2000 amps., 
50—1200 amps. 


Robust, Efficient and 


а) Starting and acd MALA Reliable. 


———— 


YOUR ENQUIRIES PLEASE. 
| SPECIFICATION and PRICE 
PROMPT. 


TELEPHONE, WIRE or WRITE : 


Telephone : 3 12. 
WALSALL | Telegrams: “ROBUST.” 
Write : Bradford Street. 


— — — ——————MÀ——— 9 — — —— m_m — — 


The Mechanical and Electrical жеи Co., 
ROBUST WORKS, BRADFORD STREET, WALSALL. 


BRANCHES : 
Midland Chambers, Corporation Street, BIRMINGHAM. 168, Cape Hill, SMETHWICK. Hereford Street, SHEFFIELD. 


‚д 
SPRING COPPER EARTHING curs №. 103. COUNTERWEIGHT SETS 
with BRASS Screw, Nut and Washer BEST ENGLISH CHINA, WIDE-GROOVE PULLEY. 
| WP TWELVE SIZES j' to 3" ч, T . Rings stamped in ONE PIEOE. 
F. RYMAN, na DM rub ` Y 


F. RYMAN, 116, Livery Street, BIRMINGHAM. 


rr 
Manufacturers of 
MICANITE. 


HRAD BROWN MOULDING SHEETS: FLEXIBLE MICANITE. IMPROVED QUALITY for 
COMMUTATOR SEGMENTS (miiled dead to gauge). MICAFOLIUM (sheets and rolls). MICA 
CLOTH & PAPER. MOULDED RINGS, TUBES, TROUGHS, BUSHES. WASHERS, &c. &c. 
PHENOID Sheets, Cylinders, Tubes and Washers. 


MICA. 


CUT & GAUGED (or roughly trimmed pieces). MICA SPLITTINGS, &c. &c. 
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"The ever-increasing output o 
our up-to-date Factory 


enables us to fulfill 
orders for all our 


standard lnstr- 
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Sterling Telephone & Electric Co., Ltd., 


210-212, Tottenham Court Road, London, W. 1. 


н Wal © is, Ox. London.“ 
Telephone No.: 4144 Museum (7 lines) Telegram: ucum 


CARDIFF : Works : 
8, Park Place. DAGENHAM, ESSEX. 


NEWCASTLE. ON-TYNE : 
42, Westgate Road. 
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At a time like the present when the cost of living has risen 
so enormously, anything which will assist in lessening house- 
hold expenses, is largely sought by the thrifty householder. 
Hence the extraordinary popularity of 


ELAS TA 


DRAWN WIRE 
ELECTRIC LAMPS 


(VACUUM Б GASFILLED TYPES) 


amongst all users of Electric Light. i IMPORTANT 
LOW CURRENT CONSUMPTION, 

UNVARYING RELIABILITY and ANNOUNCEMENT 
EXCEPTIONALLY LONG LIFE are 1 

the qualities which have made the We will accept your 


“ELASTA” Lamp famous throughout STOCK ORDER fo 
the world. е 


POPE'S ELECTRIC LAMP Co., Ltd. the season's seque. 
Head Office and Works : ments, delivering any 


Hythe Road, айнан. N.W. 10. required quantities im- 
Telephones - . 1 Willesden 1170, 1224. | 
Telegrams - . - - “Planetary, Phone London.“ medi ate 1 у, апа the 


balance as and when 


uA 


(A488) 


The name of CHAMBERLAIN & 
HOOKHAM, LTD., standé for all that 
is best in Electricity Meter practice. 


For many years past their entire 
EON GN energies have been concentrated on 
Ew ч бш T wo E this particular branch of Electrical 
Rr oel E 3 Engineering, with the result that 
they have produced a range of 
electricity meters of the highest 
possible accuracy and reliability. 


Enquiries invited. 


London Office & Test Room : 138, Queen Victoria St., E.C. 4, єс. : B TE TITIN ; Ir 123 . 
R "BOLARIQUE CENT, (Еа 10, SOLAR WORKS, BIRMINGHAM. 


Telephone ; CENTRAL 2161, Telegrams: “Sonar, BIRMINGHAM." 


| ОТТОО 
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NOTICE. 


OFFICIAL NOTICES, PATENT NOTICES, SITUATIONS VACANT, SITUATIONS WANTED, 
PARTNERSHIPS, AGENCIES, ARTICLES FOR SALE, ARTICLES WANTED, ETC. 


Latest Time 


5 p.m. 


WEDNESDAY. 


d. New Copy and Alterations to Existing Trade Advertisements. 
(with Blocks) should reach here 


Not 


— | 
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FOR SALE. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


MOTORS AND CABLES IN STOCK. 


220 VOLTS D.C. 


One 20-н.р. Vickers, 485 R. P. M. 

One 40-н.р. Hall, 660 R. P. M. 

One 50-н.р. Hall, 480 R. P. M. 

Three 80-н.р. L.D.M., 300/900 R. p. M. 
One @-н.р. L.D.M., 390/700 R. P. M. 
One 8-н.Р. Westinghouse, 1,400 R.P.M. 


440 VoLTS D.C. 


One 40-н.р. E. C. C., 850 R. P. M., new. 
One 10-н.р. E. OC. C., 900 R. P. M., new. 
Three 5-H. p. E. C. C., 1,000 R. P. M., new. 
One 2-H. . Wright, 1,050 B. p. M., new. 


400/440 VoLITS, 3- PHASE, 50 CYCLE. 


One 50-н.р. E. C. C., 580 R. P. M., slip ring, new. 

One 50-fl. p. Brush, 720 R. P. M., slip ring, new. 

Two 25-H.P. Hodgson, 720 R.P.M., squirrel cage, new. 
Two 20-H.P. Westinghouse, 7900 R. P. M. ., slip ring, new. 
Four -H. P. Siemens, 720 R. P. M., slip ring. 
One 15-H.P. Woolnough Lang, 1, 400 R.P. M., sli 
One 10-н.Р. BTE 560 Lang, 1, 400 R.P. M., 
One 10-н.р. B. T. H R. P. M., squirrel cage. 


Large quantities 7/14, 7/16, апа twin 1/18 V.I.R. Associa- 
tion Cable at exceptionally low prices, and other sizes. 


Hirst, IBBETSON & TAYvLoB, 37, Water Street, шешудш Л 


ip ring. 


DELIVERY FROM STOCK, at 
Makers' Prices. 


SINGLE-PHASE, 50 PRRIODS, 100/200 v. 
THREE {-н.р. Century, 1,460 R.P.M., two i-H.P. Century, 
1,460 R. P. M., one 3-H.P. Century, 1,460 R. P. M., two 1-H. p. Cen- 
tury, 1,460 R. P. M., nine 1-H. p. Brock, 1,440 R. P. M., three 1-H. p. 
Brook, 940 R. P. M., seven 1-H. p. Brook, 1,440 R. P. M., two 
II-EH. p. Brook, 940 R.P.M., one 2-H.P. Century, 1,460 R.P.M., 
three 2-H.P. Brook, 1,440 R.P.M., one 2-H.P. Brook, 950 R. P. M., 
two 3-H. P. Brook, 1,440 R. P. M., one 3-H. P. Brook, 940 k. P. M., 
two 4-H. P. Brook, 1,440 R. P. M., one 5-H. P. Brook, 1,440 R. P. M. 
T'HREE-PHASE, 50 PERIODS, 400/440 v. 
,. Three 34-н.р. Parkinson, 940 R.P.M., one 5-н.р. Parkinson, 

1,440 R.P.M., three 71-H. p. Parkinson, 1, 440 R.P.M., one 74-Н.Р. 

Parkinson, 940 R.P. M., one 20-H.P. Parkinson, 940 R.P.M. 
DIRECT CunnENT, 500 v. 

Three Siemens, 7j-H.P., 1,390 R. p. M., two 5-H:P.»Bull, 950 
R.P.M., one 8-H.P. Crompton, 870 R. P.M., two б-н.Р. E.C.C., 
1,000 R.P.M., two 10-н.р. E.C.O., 1,000 R.P.M. 

SECOND- HAND MOTORS IN STOCK. 
SINGLE-PHASE, 50 PERIODS, 100/200 v. 

One 1-H.P., 940 R.P.M., one 3-H. P., 1,420 R. P. M., one 5-H. p. 
Century, 1,400 R. P. M., one 10-H. p. Stevens, 100 v., 940 R. p. M. 
DiREOT Current, 100/110 v. 

One 2-H.p., 1,550 R. P. M., one 4-H. P., 000 R.P.M., one 4-H.P., 


700 R.P.M. 
Direct Current, 500 v. 
One 9-н.р., 1,900 R. P. M. 


MIDLAND Dynamo Co., 64, Belgrave Gate, Leicester. 1194 
STEAM GENERATOR SETS. 
THREE 250-KW. А.с. Steam Generator Sets, comprising 


Willans 3Q three-crank compound vertical, coupled direct to 


a 250-Kw. H., 2,000 volt, 3-phase, 50 cycle Alternator 
and Exciter. 

One of these for immediate disposal, the other two in the 
-early spring. 


These sets can be seen running at any time by appointment. 
Apply Borovan or GiLLINGHAM, Electric Light and Power 
Department, Gillingham Road, Gillingham, Kent. 

September 90th, 1920. 2575 


later than ыз MENS 


FOR 8А LE.— Continued, 


CUTTING ELECTRIC MOTORS 


NEW D.C. N IN STOCK. 


Power. Volts. Speed. Type. 
4 220/250 1600 Open protected 
1 " 1300 " 
2 1600 
9 440/500 1650 Eno. ventilated 
2 220/250 1200 Open protected 
23 „ . 1500 . | 
8 " 1050 Enc. ventilated 
4 s 1800 " | коя 
Б 440]500 1250 1 
5 220/250 1250 BS Application. 
71 440/500 1350 " 
10 220 1000 Open protected 
10 500 1000 Enc. ventilated 
12 500 1250 5 
15 500 1100 » 
20 500 1000 " 
25 440/500 900 * 
Several of each size ready for immediate delivery. 
PLATING DYNAMOS. 
50 amps. 6 1600 Open protected Prices on 
100 „ 6 1600 " Application. 
OuTTING Bros., LTD., Park Works, Stamford. 
Telegrams : : Telephone No, : 
“ Cutting, Stamford.” 12 Stamford. 1404 


ELECTRIC MOTORS FOR IMMEDIATE DELIVERY. 


O-PHASB, 50 PERIODS, 200 VOLTS. 
l-H.P. Squirrel cage, 1,400 rev 
2-H.P. Slip ring, totally 3 700 reva. (short rated). 
10-H. P. Squirrel cage, 700 revs., B. T. H. 
5-H. P. Slip ring, 410 revs., with switch and starter. 
3 PHASE, 25 PERIODS, 410 VOLTS. 


Each squirrel cage with starter and pulley. 

Twenty 71H. P., 1,420 revs., Phoenix make. 

Two 5-H. P., 1 40 revs., Phonix make. 

Four 3-H.P., 1,490 revs., Phoenix make. 

Also :— 

One 235-Kw., shunt wound engine type generator, by West- 
inghouse, 240 volts, 300 revs., shaft half coupling and out- 
board bearing. i 

MxIAN & Вмітн (ENGINEERS), LrD., 10, East Parade, Shef- 


field. 
Telephone : 2559 


` 


Central 760. Telegrams: Topical. 


ELECTRIC MOTORS, 200/250-v. 


20-H.P. Lancashire Dynamo Co., 960 R.P.M. 
7-H.P. Maudsley, 725 R.P.M., series. 
6-н.р. E. O. C., 600 R. P. M., series. 
6-H.P. Maudsley, 900 в.Р.М. 
5-H. P. сш , 1,490 R.P.M. 
4-H.P. ire Dynamo Co., 400 R. p. M. 
9-H.P. Danh G.E., 1,550 R. P. M. 
11H. p. Holmes, 830 R.P.M. 
Three l-H.P., various speeds. 
Three 4-H.P., various speeds. 
Complete with pulleys and starters. 


Н. Ryan, 191, Middlesex Street, E. 1. 


Avenue: 7090. „Сахо 
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FOR SALE.— Conitnuea. 


STOCK CF NEW О.С. MOTORS. 


No. in 
Btock. Type. Maker. B. H.P. Volts. R. p. x. Pulley. Rails. 
2 Encl. vent. E, CO. C. 10 440 600 15 * 9 Yes 
3 Protected. Siemens. 30 440 750 14 X 8 Yes 
1 Enel. vent. E. C. C. 30 440 750 14 X 7 Yes 
1 Encl. vent. E. C. C. 25 440 785 12 x 7 Yes 
1 Protected. Siemens. 25 440 810 12 x 7 Yes 
1 Protected. Siemens. 25 500° 810 12 x 7 Yes 
8 Enol. vent. E.C.O. 20 440 850 12 x 6 Yes 
21 Encl. vent. E.C.O. 10 440 900 8x6 Yea 
1 Protected. Siemens. 10 500 870 8x6 Yes 
3 Enol. vent. E. C. C. 8 440 1000 6 x 4 Yes 
19 Enel. vent. E.C.O. Б 440 1000 6х4 Yes 
] Protected. Siemens Б 440 1000 6 x 4 Yes 
10 Enel. vent. E.C.O 3 220 900 5 X 4 Yes 
] Protected. Siemens 8 220 1450 5 х 4 yes 
37 Encl. vent. E.C.C 2 220 1250 5 X 4 Yes 
13 Enol. vent. G. E. O 2 230 1050 5 X 4 Ves 
1 Enol. vent. E. C. O 11 220 1000 5 X 4 Yes 
1 Protected.  B.K.B. 14 220 1500 4x3 No 
12 Tot. enol. Verity 1 220 1600 Yes Yes 
5 Protected. Crompton. 1 220 1600 3 x 3 Yes 
102 Protected. B. K. B. 1 220 1350 4x3 No 
1 Protected. L. 4 230 1500 Yes No 
116 Protected. В.К.В. i 220 1500 Yes No 
1 Protected. L. 4 230 1500 Yes No 
6 Protected. U. à 220 2000 Yes No 


SPECIAL.—One McClure & Whitfield Type Motor Generator. 


Motor 460 volts, D.C. Output of Generator, 65 volts, 100 ampse., 
1150 R.P.M. Complete with bedplate, double automatic starter 
апа shunt regulator. 

Four E. C. C. Cinema Reducer Sets; p.c. motor. 400/140 volta; 
generator, 60 volts, 50 ampe., speed approx. 1200 R.P.M.; with 
bedplate, regulator and D.A. starter. 

Stock oF BECOND-HAND D.C. Motors. 


1 Protected. Diggle. 5 440 1050 No Yes 
1 Tot.encl. Verity. 3 220 1200 6 x34 Yes 
] Enol. vent. Diehl 8 200 1070 44x43 No 


R. O'BRIEN & CO, 
Wholesale Electrical Suppliers, 
September 20th 1920, 66, Mosley Street, Manchester. 777 


R. H. LONGBOTHAM 4 Co., LTD., 
41, Station Road, Doncaster; 
and at Milburn House, Newcastle-on-Tyne. 


Tel.: 576 Dohcaster. Telegrams : 
807 Newcastle. Machinery, Doncaster.” 


FOR SALE. 


SLK Ww. Browett-B.T.H. Set, Vertical T. E. high-speed 
Engine, 550 volts, 50 cycles, 3. phase Alternator, and 300-volt 
Exciter. Splendid set. 

Two Lighting Sets, 30-KW. bipolar Dynamos, by E.C. Co., 
250 volts, 120 amps. - 

One Babcock & Wilcox Water Tube Boiler, capacity 3,454 
sq. ft., without superheater, but with chain grate stokers. 

One: Surface Condenser, capacity 420 sq. ft. cooling surface, 
having solid drawn brass tubes, complete with Air and Cir- 
culating Pumps. 


Four Rotary Mining Drills, 4 R. p., 440 volts, D.C. 


One Hopkinson Coal Cutter, with 25-н.р. Motor, 450 volts, 
D.C., complete with Jib and Chain. 5277 


t 


"FOR SALES 


: ONE 10 in. Darling & Sellars Lathe. ` 7 

One small Vertical Milling Machine tor keyways. 

One 10-н.р., 110 volt, single-phase, 50 period, Brook Motor. 

One 12-H.P., "110 volt, single- -phase, 50 period Langdon Davies 
Motor. Two 30 by 10 Denbigh plain Millers. 

One 6-in. Slotting Machine. 

Two 7-in. Precision Lathes with 6 ft. gap bed. 

Three 6-in. ditto. 

Two 8-in. S.S. and 8.0. Lathes, with gear box, shafting, 
pulleys, &c., by Butler. 

One 6ł-in. Dean, Smith & Grace Lathe. 

Twelve 6-in., 9-in., and 12in. Taylor Chucks. 


Apply SPRINGVALE ENGINEERING WORKS, 
Blythe Road, West Kensington, W. 14. 


DIESEL-DRIVEN GENERATORS, &o. 


 DIESEL-DRIVEN Generators, 400/500-ку., р.с., 500 or 250 
‹ Volts, 320 K. P. M., in excellent condition. Low price. 

Engines and Dynamos could be sold separately. 

Also two 500-Kw. Parsons Turbines, 230/250 volts, p.c. (in 
series 400/2300 volts), complete with spare Armature and Con- 
‚ denser. 

Exhaust Turbine Set, Willans—E.C.C., 200 xw., 440/500 
volts. Complete with Condenser, Pumps, &c. | 

JENNINGS, West Walls, Newcastle-on-Tyne. 6320 


[September 24, 1920. 


FOR SALE.— Continued. 


HUDSON'S ELECTRICAL ENGINEERING CO., LTD. 


7 and 8, Prudential Buildings, Park Row, Leeds. 
Phone: Telegrams: · 
22792. " Alternate " and Boas Leeda, 


MOTORS FROM STOCK. 


Sinar, Two, AND THRRE-PHASB MOTORS. 
SECOND-HAND. 


ONE nearly new 95-н.р., single-phase, sq. cage Motor, by T. 
Harding Churton, 400 volts, cycles, 960 revs., complete with 
pulley, rails, and starter. 

One ner new 20-H.P., single-phase sq. cage Motor, by 
Ingleby & Co., Ltd., 400 volts, 50 cycles, 960 revs., complete 
with pulley, slide rails, and starter. 


Naw. 


One new 30-m.P., 2-phase, sq. cage motor, 200 volts, 60 
cycles, 1,400 revs., complete with pulley, slide rails, and series 
parallel starter. 

Six l-H.P., 200 volts, 50 cycles, 1,400 revs., single-phase, 
complete with pulley, slide rails, and starter. 

One new 20-H.P., 2phase, sq. cage Motor, by Greenwood 
and Batley, Ltd., 900 volts, 50 cycles, 960 revs., complete with 
pulley, slide rails, and starer. 

Four TR. P., single-phase Motors, 200 volts, 50 cycles, 1,400 
revs., complete all as above. 

Four 44-н.р., 9-phase Motors, sq. cage type, 200 volts, 50 
cycles, 1,400 revs., complete all as above. 

Two 10-н.р. 2-phase, sq. cage Motors, 200 volts, 50 cycles, 
1,400 revs., complete all as above. 

Four 19-н. Р., 2-phase, sq. cage Motors, 200 volts, 50 cycles, 
1,400 revs., complete all as above. 

Four 44- H. P., 3-phase, sq. cage Motors, 400 volts, 50 cycles, 
1,400 revs., complete all as above. 

Four 12-H. P., 3-phase, sq. cage Motors, 400 volts, 50 cyoles, 
960 revs., complete all as above. 

One 15-H.P., 3-phase, sq. cage Motor, 400 volts, 50 cycles, 
1,400 revs., complete all as above. 


Direct CURRENT MOTORS. 
SECOND-HAND. 


One nearly new 15-H.P. p.c. Motor, 200/290 volts, 1,500/1,900 
revs., shunt, 4-pole, with interpoles, enclosed ventilated type, 
complete with pulley, slide rails, and double automatic semi- 
enclosed starters. £125 

One nearly new 25-H.P. D.C. Motor, by Bruce Peebles, Ltd., 
220/250 volts, 800 revs., compound interpoles, enclosed venti- 
lated type, complete with pulley, slide rails, and starter. 

One 30-H. P., 250 volts, 900 revs., by Laurence Scott, shunt 
4-pole, enclosed ventilated iype, with pulley, fitted with carbon 
brushes and В.О. bearings. £130. 


NAW. 


Three 40-н.р., D.C. Motors, 460 volts, 1,000 revs., shunt 4- 
pole, with interpoles, complete with pulley, slide ‘rails, and 
starting panel. 

Four new 65-H.P. Motors, 460/500. volts, 1,400 revs., shunt 
interpoles, complete with pulley, slide rails, and starter. 

Four new 5-8.P. Motors, 220/250 volts, 1,300 revs., shunt 
4-pole, with interpoles, enclosed ventilated type, complete with 
pulley, rails, and starters. 

Four new 19-н.р., 460/500 volts, 1,250 revs., shunt 4-pole, 
with interpoles, enclosed ventilated type, complete with pulley, 
slide rails, and starters. . 

One new ló-H.P., totally enclosed pipe ventilated Motor, by 
Mather & Platt, 460/500 volts, 750 revs., compound inter. 
poles, complete with pulley, slide rails, and воск еп- 
closed panel. ° 

One new 15-H.P., enclosed ventilated type Motor, 460/500 
volts, 890 revs., shunt interpoles, complete with pulley, slide 
rails, and semi-encloesd double automatic starter. 

Tenders wanted for the following steam generating seta, 
which will be loaded free on rail to buyer. 

One 200-kw. Brush Engineering Co., 500 volts, 190 lb. steam, 
250 revs., 6 pole compound wound generator. 

One 60-kw. Generating Set, Reavell Newton patent, eom- 
pound engine, 120 lb. steam, Generator 60 Kw., 500 volta. 

The above new Motors are what we have continually in 
progress of manufacture, and same are sold as fast as com- 


pleted. An assortment of second-hand Dynamos and Motors. 


always in stock. Upwards of £30,000 worth always on hand. 


ENGINE. 


600-1.н.Р. Willans Patent Triple Expansion Engine, totall 
enclosed type, 160/900 lb. steam. Equal to new. euld 
make ideal Engine for mill or works drive. £360. 

АП guaranteed one year. 


HUDSON'S ELECTRICAL ENGINEERING CO., LTD. 
7 à 8, Prudential Buildings, Park Bow, Leeds. ` 
Telephone: $2793. Telegrams: “ Alternate," Leeds. 0890 


C^» qg 
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FOR SALE.—Continued. 


D.C. GENERATORS, 110/150-v. 


A. E. G., 39 amps., 1,500 R. p. M. 

Electromotor, 3/5 amps., 500 R. P. M. 

G. E. C., 32 amps., 1,430 R. p. M. 

B. T. H., 24 amps., 1, 200 R. P. M. 

A. E. G., 16 amps., 2,400 R. P. M. 

G. E. C., 10 amps., 1,700 R. P. M. 

Crompton, 10 amps., 1,700 R. P. M. 

Cutting, 10 amps., 1 ‚050 R.P.M. 

Siemens, 8 amps., 800 R.P.M. | 

Maudsley, 4-KW., 900 v., 900 R.P.M. 

Plating Dynamo, 2,000 amps., 4 v., 850 R. P. M. 

Plating Dynamo, 500 amps., 8 v., 850 n.P.M. 

10-Kw. Siemens Dynamo, 200/250 v., 800 n.P.M. 

Motor Generator Set Dynamo, 5.5 Kw., 900 v. 

Vickers, Motor lO-H.P., Langdon Davis, 200 v., 100 periods. 

MoroR GENERATORS. 

Motor, 400/440 v., 75-H. p., Dynamo, 1,700 amps., 31/35 v., 
700 R.P.M., direct-coupled, complete with starting panel. 

Motor, 50-н.р. 400/440 v., Dynamo, 1,100 amps., 27/32 v., 
640 n.P.M., direct- coupled, complete with starting panel. 


H. Ryan, 121, Middlesex Street, E. 1. 


Avenue: 7090. : 2477 
MOTORS FOR SALE. 

H.P, Volts. Speed. Type. Phase. Period. £ 
1 250 1950 D.C. 20 
1 100 2400 А.С. 1 50 20 
2 480 1420 D.C. 40 
51 410 1260 D. C. 65 
74 220 300/1200 D.C. 175 

20 460 750 D.C. | 150 

25 100 850 A.C. 1 60 190 

26 200 790 А.С. 1 50 185 


DYNAMO, 100 volts, 60 amps, 1,400 revs., one bearing M/c, 
guitable for coupling to Motor. £80. 

Dynamo, Westinghouse, 120 volts, 55 Kw., 400 amps., 290 
revs., direct coupled to Gas Engine, all complete with switch- 
board. £700. B.T.H. Motor, 50 H. p., with drum type 
reversing Controller, Field Rheostat, Circuit Breaker, and 
Solenoid Brake, 410 volts, 310-690 revs. 2400. 

Apply THE LONDON ARMATURE REPAIR Co., Larp., Eastern 
Works, 1а, Forest Lane, Stratford, E. 15. 

Telephone: Stratford 973. 2608 


220-VOLT, 3-PHASE, BO-CYCLE MOTORS. 


100-B. H.P. G.E.C., 730 revs. 

30-B.H.P. Holmes, 1,450 revs. 

18-B.H.P. Holmes, 1,450 revs. 

14-B. H.P. Mather & Platt, 1,450 revs. 

124-в.н.р. G.E.C., 720 revs. 

19-в.н.Р. Sandycroft, 480 revs. 

12-B.H.P. Siemens, 1,450 revs. 

12-B.H.P. Union, 1,450 revs. 

10-B.H.P. G.E.C., 950 revs. 

10-в.н.р. Mather & Platt, 1,450 revs. 

3-B.H.P. A. S. E. A., 1,450 revs. 

21-B. H.P. Mather & Platt, 1,450 revs. \ 

12-B. H.P. Union, 1,450 revs. 

Most of the above are new, and others nearly new. Im- 
mediate delivery. Full details and prices on application to 
OLDFIELD ENGINEERING Co., LTD., Hampson Street, pd 


D.C. MOTORS FROM STOCK. 


Four 1/10-H.r., 110 volts, 2,000 revs. (Leach). 
Three 3-H.P., 230 volts, 1,350 revs. (B. K. B.). 
Six 2H. P., 230 volts, 1,500 revs. (B. T. H.). 
Ten 3-H. p., 230 volts, 1,250 revs. (Verity). 

Two 3-H.P., 230 volts, 1,500 revs. (Mawdsley). 
Two 5-H.P., 200 volts, 1,320 revs. (Siemens). 
Two 5-H.P., 460 volts, 1,950 revs. (B. T. H.). 
Two 74-н.р., 460 volts, 1,000 revs. (Keighley). 
One 15-H. p., 400 volts, 900 revs. (Keighley). 
One 22-H. p., 400 volts, 900 revs. (Keighley). 
All machines brand new and complete with Pullevs. 


BAXENDALE Bros., Lro., 29, Harrington Street, Liverpool. 
Telegrains: Exciting. Tele phone: 9052 Bank (4 lines). 
45928 


COPPER WIRE. 
49's S. W.G. Single Silk Covered Bare Copper Wire. 
43's S. W.G. Single Silk. Covered Tinned Copper Wire. 
18's S. W. G. Double Cotton Covered Copper Wire. 
24/30 S. W.G. Double Cotton Covered Copper Wire. 
Immediate delivery. 


M.A.R. Co., Lro., Ford Lane, Pendleton, W 


Fog SALE.— Continued. 


STOCK LIST OF A.C. & D.C. MOTORS 
Which we have for immediate delivery from Stock. 
(8th September, 1920.) 

NBW AND SBCOND-HAND. 

D.C. MACHINES. 


Qnty. H.P. Volte, Speed. Type. 
2 1 250 1600 Shunt. N.. Totally Enolosed. 
1 1 250 1550 ss S.H. 
6 i 250 1500 » N. 
1 4 200 1860 m" В.Н. 
6 4 250 1350 " М. 
4 1 250 1500 Pe N. 
7 1 220/250 1600 5 N., Totally Enclosed. 
3 1 440 890 " S.H. 
1 1} 110 950/420 „ S. H. 
1 14 110 1100/1500 „ S. H. 
1 2 250 1610 7 S.H. 
4 2 220/250 1050 М N. 
7 8 250 1350/1460  ,, S. H. 
6 3 250 1350 ри N., Totally Enclosed. 
1 di . 110 1400 2 S.H. 
2 5 220/250 600 * N. 
1 6 220/250 520 4 S.H. 
1 7} 440/500 1000 к М. 
1 7} 500 1250 „ N. 
18 100 700 - S. H. 
1 10 100 800 jj S. H. 
1 10 100 880 уз S.H. 
1 10 500 1000 е N. 
1 14 105 770 C. Wound S. H. Dynamo. 
1 15 920/250 340/1020 „ N. 
2 15 500 900/940 Shunt N. 
1 20 245/250 670 Series N. 
2 20 460 850 Shunt N. 
1 20 500 880 C. Wound N. 
1 23 230 700 " ‚В.Н. 
2 26 500 125 Shunt N. 
1 30 250 650 В.Н. Dynamo. 
] 30 105 500 С. Wound N. 5, 
2 3€ 220/250 300/900 Shunt N. 
2 30 220/250 1150 © М. 
2 31 500 650 й М 
2 40 500 920 " N. 
] 50 500 700 Е М. 
2 во 500 700 ^ N 
1 90 500 500 * S.H. 
A.C., 50 CYCLES 
4 5 400/440 1420 Ñq. cage. N 
1 7"4 200 1500 S.R. N. 
1 8 440 940 z N. 
2 20 440 960 х N 
2 20 220 715 К N 
1 25 440 715 84. саре N 
À.O., 25 CYOLES. 
1 i 250/440 1350 84. cage. М. 
1 7 440 1450 К М. 
1 12 440 720 S. R. N. 
1 15 500/440 720 Ва. cage. S. H. 
1 20 500/440 720 15 B. H. 
7 30 500/440 720 » В.Н. 
1 30 500/440 480 z 8.Н. 
1 35 500/440 1440 i S.H. 
2 40 440 720 S.R. S.H. 
7 50 440 715/720 уз S.H. 
2 50 500/440 480/485 Sq. cage, S.H. 
1 50 410 480 s N. 
1 60 440 720 S.R. S.H. 
‚2 100 500/440 720 ы S.H. 
1 100 440 500 Sq’ cage. S.H. 
1 100 440 480 1 N. 


DYNAMOS AND GENERATING BETS. 
1 45 Kw. Plating Motor Generator, 220/250 v, 6-volt, 500 amps. 


Qnty. xw. Volts. R.P.M. Amps. 

1 3`5 100 1400 35 

l 10 105 (10 105 

1 T5 100 880 75 

1 22 a 105 600 210 

1 30 250 650 120 

1 18 250 500 — Steam Set 75/80 lbs. 
1 37 250 360 


Large Stock of Ironclad Switches, Fuses, Starters, А.С. and D.C. 
Slide Rails, &о. 
Т. М. COLQUHOUN & Co., 
37, Canning Street, Glasgow, E. 
"Phones: Telegrams : 
1200/1201 Bridgeton. " Commutator, Glasgow." 
253T 


TAPE FOR SALE. 


— — 


PURE Rubber Tape, 7s. 8d. lb. 
Black Adhesive Tape, 28. 6d. lb. 
Best Quality. 

Large quantities in stock. 


9543, ELECTRICAL REVIEW, 4, Ludgate Hill, London, E. O. 4. 


I 
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FOR SALE.—COConlinud. 


MACHINERY FOR SALE. 


TURBO-GENERATORS, D.C. AND A.C. 


One 1,000-kw. Willans-Parsons-E.C.C., 6,600 volts or 3,300 
volts, 60 period, three-phase, with surface condensing plant 
complete. 

One 800-K w. mixed-pressure Turbo-Alternator, by Machin- 
enfabrik Oerlikon, 6,600 volts, 50-period, 3-phase, with surface 
condensing plant, by Messrs. Allen, of Bedford. 

Two 100-kw., 440 volts, 50-period, 3-phase, B.T.H. make. 

Switchboard (brand new) for 460/550 volte, 50-period, 3-phase, 
by B.T.H. Co., 33 ft. long, all complete with latest type 
instruments. Cost £1,800. All packed in 21 cases ready to 
despatch. Price £950 f.o.r. 

GENERATING SETS, D.C. 

One 400-kw. Belliss-Lancashire Boiler, 480/595 volts, with 
Condensing Plant. 

One 400-kw. Browett-Shuckert, 220 volt, p.c. 

One 300-kw. Paxman-E.C.C., 460/580 volt. 

One 250-Kw. Belliss-G.E.C., 220/230 volt. | 

Two 150-kw. Belliss Allmana Svenska, 525 volts, 25 period, 
3-phase, with direct coupled Exciters. 

One 150-kw. Belliss-Fowler, 440/550 volt. 

One 100-kw. Belliss-Crompton, 110 volts. 

One 90-kw. Belliss-Mather & Platt, 460/510 volts. 

Two 1-Kw., 110 volt, Robey-Electromotors, Ltd. 


Motors, 440 VOLT D.C. AND A.C. 


One 200-K W., 500 volt, р.о., shunt interpole 3-bearing Oromp- 
ton Generator, fitted with 39 in. rope pullets for 10j-in. ropes, 
speed 375 revs. : | 

One 80-H. P., 440 volt, 50-period, 3-phase, enclosed ventilated, 
squirrel cage Motor, by Crompton, 710 R.P.M., complete with 
slide rails, pulley, oil immersed auto starter. | 

Two 40-H.P. Laurence Scott, 390 revs., 3 bearing machines, 
with Igranic pillar starters. | 

Seven 19-в.н.Р. ventilated shunt interpole variable speed 
Motors, by Lancashire Dynamo Co., 300/900 m.P.M., with 
B type oil-immersed Starters, complete, by Brookhirst. 


Morors, 990 уот ро. 


One 35-н.р., 220 volts, G.E.C., 800 revs. | 

Two 30-н.р., 575 revs., compound wound, by Siemens Bros., 
with Starters and Rails. 

Two 20-H. P. B.T.H., 780 revs. 

Two 8-н.Р. Mawdsley, 1.600 revs.. with Starter and Baile. 

Two A.E.G. Electric Welding Sets, 70 volts, 1,000 amps., 
800 revs., equal to new. 

Four 10 and one 12-H.P. Clarke & Chapman Massive Bi-polar 
totally-enclosed Machines, suitable for working in a dusty 
atmosphere, speed 750/800 revs., with Starters and Rails. 

One 3-H.P., by Union Co. 

One 1-н.р., by Union Co. 


Morons, 110 уот D.O. 
Four new 1.5-H.P. Westinghouse, 1,700 reve., with Starters. 
All the above motors are open to any inspection, and ready 
for immediate despatch. 
Apply FRANK GILMAN, 9, Westfield Road, Birmingham. 


Telephone No.: 


Telegraphic Address: 
1081 Edgbaston. 


“ Rotherwood, Birmingham.” 2128 


CAST STEEL. 


NO. 3 TEMPER, .7/.9 per cent. Carbon, suitable for Shear 
Blades, &с. A special parcel of 65 tons, all one perfect size, 
16} in. long by 44 in. wide by 11/32 in. thick. Never been 
used and in excellent condition. 

Also quantities of other Cast Steel, various qualities, for all 
purposes, in Rounds, Squares, and Flats. Full particulars on 
application. 

Very low price for quick orders. 

Mention Reference KW/1. 

Тноз. W. WARD, J.tp., Silvertown, London, E. 


FOR SALE. 


FOR SALE, 40 and 50-н.р., 440 volt, 8-phase, 40 cycle 
Bruce Peebles Motors, 760 revs., with Ellison Starters. 

Plating Dynamo, 6 volts, 340 amps., by Scott & Mountain. 

3-kw. Crompton Converter, 460/60 volts. 

15 and 22-n.p., 220 volt, p.c. Motors, with Brook Hirst 
Starting Panels. 

100/120 volt, 150 amps., shunt wound bi-polar Dynamo, 
with ring oiled bearings. 

DRUMMUOND & Co., Middlesbrough. 321 


2547 


220/250-VOLT, D.C. MOTORS. 
ABSOLUTELY AS МЕМ, 


10. 15. BB. and 30. n.r. Variable Speed. 

Algo 74 and 15-H. b. at 600, 750, 900, and 1,050 revs. 
Al by Electromotors, Ltd., with Brook Hirst Pillars. 
GREENHALGH BROS., Atherton. 


2096 
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[September 24, 1920. 


FOR SALE.— Continued. 


PLANT FOR SALE. 
STOKE-ON-TRENT CORPORATION invite Tenders for the 


purchase of :— 

Two 150-kw. Direct Current Steam Generating Sets, con- 
sisting of Willans Engines direct coupled to Dick Kerr Dyna- 
mos. 

Steam pressure at Stop Valve 150 lb. per square 
Pressure, 500 volts. Speed, 380 R.P.M. 

Further particulars desired and form of tender can be 


inch. 


obtained from Вокоосн ELECTRICAL ENGINEER, St. Peter's 
Chambers, Glebe Street, Stoke-on-Trent. 
September 14th, 1920. 255 


TRANSFORMERS FOR SALE. 


ELEVEN new 625-x.v.4., 6, 600 / 254 volt, 50 cycle, single- 
hase oil cooled transformers, by the British Electric Trans- 
ormer Co. Supplied to Government for operation in 
groups of three with two spare single-phase unite—1,875 
K. v. A., 6.600/440 volts, 8-phase, can be re-connected for 11,000 
volts.‘ Price £600 each. 


Тнв PRI EuLsorRicaAL CO., Lrn., 82-36, Broomielaw 
Glasgow. 149$ 


ELECTRIC MOTORS (NEW & SECOND-HAND). 


D.C.—480/530 v., 10, two 9, six 5, 3, 2, two 1-H. P.'s. 

440/460 v., 10, 8, three 5, 3, 1-H.P.'s. 

200/240 v., 94, 19, 2-n.r.'s. 
A.C.—200/400 v., 50 p., 1-ph., 20-н.р. (slip ring). 

400/415 v., 50 p., 3-ph., 10-н.р. (slip ring). 

Five Petrol Generating Sets, 1 Kw., all complete and brand 
new. 

All guaranteed. Phone: Bank 5121. 


ANDERSON, ANGELL & Co., 102, Central Street, E.C. 1. 
MOTORS.—IMMEBIATE DELIVERY. 


FULL range of p.c. Motors from 1-H. . to 30-H.r. All standard 
voltages in stock. For immediate delivery. 
Full guarantees. Attractive prices. 
ЖО & Warp, LTD., Portugal Street, Kingsway, London, 
Telephone :_ Holborn 595. 973 


MOTORS AND DYNAMOS. 


220/250 volt, variable speed Motors, 20-в.н.г., 175/700 revs. ; 
20-B.H.P., 400/1,900 revs. ; 17/20-B.H.p., 340/100 revs.; 15-B. H. p., 
350/1,050 revs.; 15-p.H.P., 400/1,200 revs.:; 10-в.н.р., 320/960 
revs. Complete with Brook Hirst Controllers and Spare Parts. 

110 volt Dynamos, 40, 50, 60, 80, 100, 115, 150, 950, 550 amps. 

M. A. R Ca.. Imn.. Ford Tane. Pendleton. 9319 


MOTOR FOR SALE. 


ONE 32-H.». Aston Shunt Wound Motor, 400 volts, D.C., 
1.0% R.P.M., with D.A. Starter, D.P., I.C. Main Switch and 
Fuses, and Slide Rails. All above in brand new condition. 
Price, £225 f.o.r. Dundee. 
Apply BUdlass & Jamison, Lorp., Electrical Engineers, 
Dundee. 2531 


TURBO-ALTERNATOR SET FOR SALE. 
OWING to required increase in power. 400-Kw. Turbo Alter- 
nator, two-phase, 60 periods. 440 volts, 3,000 R. P. M., 160 Ib. 
steam pressure, complete with Condenser and Switchboard. 
Built in 1911 by the British Westinghouse Electric & Manu- 
facturing Co., Ltd. Can be seen running. Has been most 
satisfactory, and is being replaced by 1, 000-K W. Set of exactly 
similar type. 

Apply R. H. Barker & Co., Rutland Mills, Wakefield. 9610 


NATIONAL GAS ENGINE. 


A NEW 700 xw., 460/500 volt, National Gas Engine Ret. 

Above plant is quite new, and has never been put into 
service. 

Engine suitable for Producer or Blast Furnace Gas. Will 
be sold at a considerable reduction on cost price. 

THE РнеЕміх ELECTRICAL Co., Lrp., 32-36, Broomielaw, 
Glasgow. 2113 


DIRECT COUPLED STEAM GENERATING SETS. 
ONE 8-&w., 110 volts, D.C., 420 R. P. XI. 
One 10/15.5-kw., 110/170 volts, D.C., 550 R.P.M. 
Two 21-н.р., 105 volts, D.C., 525 R. p. II. 
Two 32-H.p., 205 volts, D.C., 500 R. r. M. 
Full particulars from WESTERN ENGINEERING Co., Swansea. 
1484 
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CUNNINGHAN'S REGISTER 


of Motors, &c., for sale and wanted. 
Buv right and sell right. 
Tell us your wants as buyer or seller. 
Absolutely “ on the square both ways. 
Phones: 5173/4 Padd. 171, Edgware Road, W. 2. 


September 24, 1920.] 


FOR SALE.—Continued. 
———————— —— ——— — 
ELECTRIC MOTORS FOR SALE, &c. 


THREE 50-н.р. International, 220 volts, 625 revs. multipolar, 
with starters (also suitable for Generators), shunt. 
Two 30-H.P. International, 220 volts, 800 revs., multipolar, 
with starters, shunt wound. 
Seven ló-H.r. International, 220 volts, 100 revs., 4 pole. 
One 35-H.P. Westinghouse, 240 volts, 500 revs., 4 pole. 
One 15-н.р. Phoenix, 440 volts, shunt, 4 pole, 800 revs. 
One 5-н.р. New, 460 volts, shunt, 1,300 revs., interpole. 
One 10-H.P. New, 460 volts, shunt, 1,325 revs., interpole. 
One 85-H.P., 220 volts, 4 pole, 600 revs., series wound. 
Two 4-H.P., 2-phase, 200 volts, 50 cycles, 950 revs., S.R. 
Two 15-н.р., 220 volts, compound, 1,500 revs., Siemens. 
Three 73-H.P., 3-phase, 440 volts, 50 cycles, 940 revs., S.C. 
One 5-H.P., 3-phase, 440 volts, 25 cycles, 710 revs., S.C. 
Several 40 and 80 volt Dynamos, each 15 amps., New. 
Several 230 volt p.c. Motors, 1 to 3-H.p., New, in stock. 
Various other machines, А.С. and p.c. Ask for lists. 
Battery 54 Storage Cells, Hart, New, 120 amp.-hour. 
One 20-H.P., 480 volt, shunt Motor, 4 pole, 1,000 revs. 
One 500 volt Combined Testing Set. £28. 


EDWARD BINNS, 5, Osborne Terrace, Gosforth, New- 
castle. Grams: Fhase, Newcastle." Phone: 522 Gosforth. 
2622 
a) 
ELECTRIC MOTORS, 400/480v. 


50-H.P. Vickers, 1,000 R. P. M. 
19-н.р. Westinghouse, 1,340 RB. P. M. › 
12-н.р. Union, 1,175 R. P. M. 

10-H. p. Cutting, 1,100 R. p. M. 
5-H. P. Bergmann, 1,500 R. P. M. 
5-H. P. B. T. H., 1,490 R. P. M. 

3-H. P. B. T. H. 

3-H. P. E. D.C., 1,600 R. P. Mu. 

2-H. P. B. T. H., 1, 750 R. P. u. 

1-H. p. Higgs, 1,450 R. P. M. 

11 H.P. Westinghouse, 1,150 R. p. M. 
14-Н.Р. Crompton, 1,500 R. P. M. 

All with pulleys and starters. 


H. Ryan, 121, Middlesex Street, E. 1. 
Avenue: 7090. 


TO CENTRAL STATION AND BOILER CONSTRUCTORS. 


2414 


Valves for Immediate Delivery at Low Prices. 


TWO 14-in. Steam Parallel Slide Valves for working on 
250 lb., superheated to 650 deg. F. 


Specification.—Cast steel bodies tested to 500 lb., special 
nickel alloy for valving and seating, special spring closing, 
l-in. bypass. 

Eight 5-in. Steam Globe Valves, specification as above, 
without bypass. 

All Valves are new and unused. 


Prices and particulars from Henry Josera & Co., 90, 
Victoria Street, S.W. 1. Telephone: Victoria 19. 2576 


А.С. MCTORS, 3 phase, 415-v., 50 periods. 


15-н.р., B.T.H., 960 n.P.M., slip ring. 

15-н.р., E. C. C., 960 R. P. M., squirrel cage. 

10-H. P., B. T. H., 960 R. P. M., squirrel cage. 

10-H. P., Parkinson, 1, 450 R. P. M., squirrel cage. 

5-H. P., Parkinson, 1,420 R. P. M., squirrel cage. 

5-H. P., B. T. H., 960 R. P. M., squirrel cage. 

With pulleys and starters. 

2H. P., Wright & Wood, 190 v., 42 periods. e — 

Three Keith Blackman Blowers, 8 in. outlet, coupled to 
440 v., 3- phase, 50 cycles, Motors, 2,500 R. p. M. 

Н. Rvas, 121, Middlesex Street, E. 1. 

Avenue: 7090. 2479 
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180 K.W. STEAM GENERATING SETS. 


FOR SALE, two Generating Sets, 180 xw., Shunt and Com- 
pound generators, 445/500 volts, 360 amps., compound run- 
ning, constant potential of 550 volts to anv load between 30 
and 330 amps. By J. H. Holmes & Co., Newcastle. Direct 
coupled to Belliss & Morcom 3-crank, self lubricating tandem 
Compound Engines, 7} by 13 by 8 by 150 ib. pressure. 

Excellent condition. 

Apply, R. H. ParrERSON & Co., Lro., Forth Street Works, 
Newcastle. 2235 
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ELECTRIC DYNAMOS ANO MOTORS. 


MACHINES always available for Sale or Hire. 
ARMATURES and FIELD COUS 
rewound or repaired without delay. 

'Phone: MACDONALD, SYER & CO., LTD., 


5773 Holborn. 


295, Gray's Inn Road, W.C.1. 8485 
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ELECTRIC MOTORS AT SPECIALLY REDUCED RATES. 


IMMEDIATE DELIVERY FROM ACTUAL STOCK. 
ALL NEW UNLESS WHERE OTHERWISE SPECIFIED. 
DIRECT CURBENT. 


I 


No. H.. Volts. Speed. Make. Ret. 
1 4 250 1200 Crompton 289 
1 4 80 1600 Cyclone Е.1 
5 1 250 1850 Cutting 5,383/4/5/6 
1 à 230 2000 Crypto E.2 
1 1 220 1600 Cutting ЕЗ 
7. 1 250 1600 Crompton L.7, 8, 9, 10, 11, 12, 13 
2 1 250 1600 Verity . Бов/7 
1 1 250 1600 Crompton 714 
2 2 250 1300 Го. L.5. 6 
1 21 200/250 1050 Do. 636 
l 2ł 220 1050 Do. E. 
2 24 250 1080 Do. L. 3. 4 
1 3 230 750 Do. 498 
2 3 250 750 Do. 462, 508 
6 3 250 1100 Do. 615, 661/2/3/5]6 
1 4 230 950 Ро. E.5 
] 5 250 1200 Wright | 586 
3 5 500 800 Crompton 435/6, 450 
3 5 460 1300 Do. E.6, 7, 8 
1 54 460 1000 Do. | 1.2 
4 51 500 1300 Do. 587, 589, 683, 684 
1 6 460 1100 Bruce Peebles : E.9 
3 6 500 1200 : 58374, 444 
3 1 500 750 Crompton 524[5, 494 
1 74 460 1150 Do. E.10 
1 7 500 1150 Do. 500 
1 81 140 35 B. T. H. Geared, 2nd Hand. 399 
4 9 500 1320 Orompton 515, 530, 553, 667 
1 9 460 1320 ` Do. | E.11 
1 10 460/480 1000 Catting L.1 
3 10 500 750/800 Do. 357, 388, 401 
1 104 500 950/979 Crompton 612 
2 104 460 970 Do. E.12. 13 
3 114 500 750 Do. 516, 563/4 
3 12 460 1200 Do. E.14, 15, 16 
2 12 500 1130 Do. 617/18 
1 15 500 700 Do. 551 
1 15 460 700 Do. 592 
3 16 500 1020 Do. 648, 681/2 
1 16 460 1150 . Do. E.17 
1 20 500 1270 Ро. 510 
1 264 500 1100 Do. 2nd Hand. 613 
1 30 500 700 Cutting 396 
1 30 500 900 Crompton 527 


ALTERNATING CURRENT. M" 
THBEE-PHASE, 25 CvOLES, 410 VoLTS. (Squirrel Cage.) 


5 1 440 720 Brook 656/7/8, 669, 670 
3 11 440 720 Do. 652/3/4 
2 14 440 720 Do. - 568, 623 
1 54 440 1500 Parkinson ha 536 
1 7} 140 1500 Do. 107 
4 8 440 720 Brook 549, 604, 639, 645 
1 15 140 1500 Parkinson 581 
1 18 440 700 Do. 502 
] 21 410 100 Do. 548 
2 35 140 720 Brook 239, 295 
Slip-ring 
1 35 440 720 Brook 62 
1 1 440 750 No name, 2nd Hand. 426 
1 5 440 750 Do. do. 425 
THREE-PHASE, 40 CvoLks, 410 VoLTS. (Squirrel Cage.) 
] 5 440 1200 Brook 624 
1 7 440 1200 Do. 625 
1 9 110 1200 Do. 626 
1 10 140 800 Do. 628 
1 15 140 800 Do. 629 
ТаВЕЕ-РНАЗЕ, 50 CW CES, 440 VOLTS. (Squirrel Cage.) 
1 1 140 1440 Brook 543 
1 4 440 1400 Do. 647 
2 4} 440 720 Do. 568/9 
1 5 440 1500 Parkinson 603 
l 7t 440 1500 ? 533 
1 74 440 950 Brook 541 
2 10 440 1500 Parkinson 546/7 
1 10 440 950 Brook 550 
2 15 440 955 Parkinson 676/7 
Slip-ring. 

14 410 750 Parkinson 535 

1 25 410 720 Brook 468 
SINGLE-PHASE, 50 CYCLES, 200 VOLTS. 
1 1/6 220 2nd Hand. 146 
] 74 200 1440 Brook 131 
LIGHTING SET. 

1 164a. 50/75 750 Petter 680 


Large Stock of Pulleys, Slide Rails and Starters. 
All Second-hand Machines Guaranteed for Twelve months. 
MALCOLM & ALLAN, Ltp., Electrical Engineers, 
499, Eglinton St., Glasgow. 17, N. St. Andrew St., Edinburgh. 
12, Henrietta Street, London, W.C. 2. 
Telegrams: | Telephones : 
“ Rheostat, Glasgow." Glasgow, South 508, 509, 510. 
“ Rheostat, Edinburgh." Edinburgh, Central, 1370. 
" Rheonaloom, Rand, London." London, Gerrard, 9486. 


Morors AT SPHOIALLY REDUCED RATES. 
TRADE PROTECTED IN ALL QUOTATIONS. 


* 
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FOR SALE.— Continued. 


ELECTRIC MOTORS FOR SALE. 


September, 1920. 
D.C. Morors IN STOCK. 


Price of 
н.г. Volts. R.P M. Maker. Motor only. 
} 400 1600 Lundell £16 
1 500 1300 B. T. H. 25 
5 530 1240 Rhodes 60 
6 480/530 1220 B.T.H. 78 
$ 200 1000 Lundell 15 
5 220 500 Electromotors 85 
8 220 700 Lancashire Dynamo 95 
34 220 1030 E.C.C. 190 
110 Уот DYNAMO. 
15 amp. 110 1400 A.E.G. 25 
A.C. Motors IN STOCK. 
Price of 
н.г. Volts. Cycles. к.г.м. Type. Maker. Motor only. 
3 100 50 850 S.C. Harding Churton £50 New 
3 100 50 1440 8. R. A. E. G. 50 
9 200 60 1700 8. C. Langdon Davies 70 


The above prices are for the Motor with bare shaft extension, 
Pulleys, Starters and Slide Rails can be supplied extra. 


BURDETTE & CO., LTD., 
5 & 7, Pocock Street, Blackfriars, S. E. 1. 


Telephones: Hop 4572 and 3953. 2623 
BOROUGH OF KENDAL. 
Blectricity Department. 
PLANT FOR SALE. 
TWO Frasers (Millwall, London) ' Economic ” dry back 


Boilers, 12 ft. long, 6 ft. diam., capable of evaporating 2,500 
lb. of water per hour. Working pressure 150 lb. per sq. in. 
Complete with mountings, by Dewrance & Hopkinson. 


One Willans & Robinson, J.td., Central Valve Engine, 
direct coupled to a 35-Kw., 440 to 500 volt Dynamo, by John- 
son & Phillips. 

One Westinghouse Vertical Gas Engine, direct coupled to & 
37.5-KW. Dynamo, 440 volt, bv same maker, with shunt field 
regulator and resistance, together with control panel. 

Offers, endorsed '' Plant," to be delivered at my Office not 
later than 12 noon on FripAy, OcToBer 15th, 1920. 


The Corporation do not bind themselves to accept any price. 


J. E. BOLTON, 
Town Clerk. 


Town Па, Kendal. 
2613 


September 20th, 1920. 


PLANT FOR SALE. 


OFFERS are invited for the following plant :— 
One Lancashire Boiler, 30 ft. by 8 ft., with fittings complete. 
One 300/400-k w. Belliss-Lancashire Dynamo Co. Steam Set, 
with Switchgear and korting’s Ejector Condenser. 
Full particulars can be obtained from the Borough Electri- 
cal Engineer, Electricity Works, Townley Street, Middleton. 
Sealed tenders, endorsed ' Tenders for Electrical Plant,” 
to be delivered to the undersigned not later. than OCTOBER 


13th, 1920. 
J. P. WALMSLEY, 
Town Clerk. 
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Town Hall. 
Middleton, Lancs. 


TURBO-ALTERNATOR. 


NEARLY NEW Fraser & Chalmers-Siemens Turbo Alter- 
nator, 850 Kw., 3-phase, 50 cycles, 3,000 n.P.M., with direct 
coupled exciter, jet condenser, Motor-driven pumps, air filter, 
&c., also 850 Kw. Rotary Converter, by Siemens, 6-phase, 50 
cycles, to 400 volta, D.c., 750 R.P.M., with panel. 


The above plant can be secured at about 23,000 below pre- 
sent cost of new. 


THe PRNIX ELECTRICAL Co., Lrp., 39-36, Broomielaw, 
Glasgow. 2107 


BOILERS FOR SALE. 


TWO Babcock & Wilcox Boilers, working pressure 170 lb. 
per sq. in. Heating surface 2.437 sq. ft., fitted with intergral 
super-heating, and hand-firing surface. 

Apply to Mr. G. G. Beun, Engineer and Manager, Flee- 
tricity Works, 55, Fulham Road, Hammersmith, W. 6. 9549 


FOR SALE.—Continued. 


FOR IMMEDIATE DISPOSAL. 


THE following 290 volt, p.c. Motors :— 

One 45-H. P., variable speed, shunt wound Motor, 325/650 
revs., arranged for gear drive, complete with Brookhirst 
starter and shunt regulator. Makers, Lancashire Dynamo Co. 

One 10-H. P., 400 revs., shunt wound Motor, with interpoles, 
arranged for direct coupling, complete with Igranic starter. 
Makers, The Rochdale Electric Co. 

One 10-H.p., 1,150 revs., shunt wound Motor, with inter- 
poles, complete with pulley and starter. Makers, The Roch- 
dale Electric Co. 

One 2-H.r., 1,170 revs., shunt wound Motor, complete with 
pulley, slide rails, and starter. Makers, Veritys, Ltd. 

One 1li-H.P., 950 revs., shunt wound, ventilated type Motor, 
complete with starter. Makers, Siemens Brothers Dynamo 
Works, Ltd. 

One 1-н.р., 900 revs., shunt wound, ventilated type Motor, 
complete with starter. Makers, Siemens Brothers Dynamo 
Works, Ltd. 

One 720 revs. shunt wound Motor, complete with pulley, 
slide rails, and starter. Makers, The Rochdale Electric Co. 

Two 1-н.Р.‚ 700 revs. Motor, complete with starters. 
Makers, A. Lord & Co. 

One l-H.r., 740 revs, shunt wound Motor, complete with 
pulley, slide rails, and starter. Makers, Fryer & Hartley. 

One 1-H. P., 800 revs., shunt wound Motor, complete with 
pulley, slide rails, and starter. Makers, The General Electric 


For further particulars, apply to Turner Bros. ASBESTOS 
Co., Lrp., Purchase Department, Rochdale. 2521 


FOR SALE. 


THE HARROW ELECTRIC LIGHT & POWER CO., LTD., 
invite Tenders for the purchase and removal of :— 


Three 60-kw. Willans-Crompton Generating Sets, 460 volts, 
steam pressure 160 lb., including one spare armature. 

One Willans-Crompton Steam Balancer, 37 amps., 310 volts, 
suitable for three-wire system, 440 and 220 volta. 

One 180-kw. Willans-Siemens Generating Set, 460 volts. 

Four Babcock Water Tube Boilers, 180 lb. working pressure; 
two 30 tubes arranged for hand firing, two 81 tubes fitted 
with chain grate stokers, 5-H.p., 440 volts, Motor and Starter. 

One Green's Economiser, 72 tubes, complete with 2B. P., 
440 volts Motor and Starter. 

One Induced Draft Sirocco Fan, direct coupled to E.C.C., 
9-H.P., 440 volts Motor. 

One 5-H.P., 440 volts, 490 R. p.. Sturtevant Motor. 

One Thomas Parker double battery Balancer Booster Set, 
Boosters 60 amps., 105 volts. Balancer 80 amps., 220 volts, 
including one spare armature. 

Sundry Countershafting, Steam Pipes and Valves. 


Further particulars and permit to inspect may be obtained 
from the undersigned, or from the Consulting Engineers to 
the Company, Messrs. May & Hawes, 36, Victoria Street, 


Westminster. 
W. H. BISHOP, 
Secretary апа Manager. 
College Road, 


Harrow. 2571 
аа a (MED. EC I PUE PHMMCLZUETITLFDMECN =з Мм —— 
FOR SALE. 

A STORAGE BATTERY, 50 volts, consisting of 27 cells, 
type L2, capacity 100 ampere-hours at 10 amperes discharge, 
maximum discharge 50 ampere for 1 hour. Containers 103 in. 
by 44 in. by 144 in. high. Size when assembled 14 ft. Com- 
plete with all accessories, by the Premier Accumulators, Ltd. 

A Battery Charging Switchboard, by Ferguson, Pailin and 
Co., suitable for controlling the charge and discharge of 
an electric storage battery, having а capacity of 150 ampere- 
hours, 50. volts at 10 amps. discharge, panel 14 in. thick on 
iron framework, with the following instruments :— 

One 6 in. moving coil ammeter: one 6 in. moving coil volt- 
meter; two р.р. single-throw Q.B. knife switch, &c., com- 
plete. Volt and ammeter bv Ferranti. 

Н. Ryan, 191, Middlesex Street, E. 1. 

Avenue 7090. 


2507 


FOR SALE. 


&-H.P., 8-H.P., 4-H.P., 100/110 volt, p.c. 

-H. ., 3-H. P., I-H. P., 24-H.P., ӧ-н.р., T}-H.P., 10-н.р., 20- 
H. P., D. C., 900/290 volt. 

23-H. b., 3-H. p., 5-H. P., 10-H. P., II-H. Pp., .- H. p., 400/440 volt, 
D.C. 

10-н.р., 15-H.P., A.C., 3-phase, 50 cycles, slip ring, 950 R. P. M. 

18-inch Sturtevant Fan Box Blade, 900/240 volt, p. c. 


Apply, STOCKWELL & Онмв, 15, Penton Place, King’s Cross, 


W.C.1. Telephone: North 2680. 1816 
FOR SALE. 
FOUR miles of, cab tyre Flex, 70/36 and 40/36. 100 line 


Generating Test Sets, new, have not been used. 35s. each. 


Н. Ryan, 121, Middlesex Street, E. 1, 


Avenue 7090, ‚ 0508 


September 24, 1920.] 


FOR SALE.—Continued. 


URBAN DISTRICT COUNCIL OF HECKMONDWIKE, YORKSHIRE. 
Plant for Sale. 


ONE 75-kw. Reavell-Fowler Generating Set, steam 160 lb., 
voltage 460/550 D. C. Also 


One 75-Kw. Fowler Generator, voltage 460/550. 
The above-mentioned plant can be inspected by appointment. 
Offers invited. 
Electricity Dept.'s Offices, High Street, Heckmondwike. 
2606 


FOR SALE. 


10-н.Р., 100 volt, p.c. Motor, by Maudsleys, with slide rails. 
Two new 1j-H.P. D.c. Motors, by General Electric Co. 
41-н.Р., 110 volt, D. 0. Motor, by City Electrical Co. 


2 Kw. P n- driven Generating Set, comprising of Keighley 
Vertical Oil Engine and 105 volt, 20 amp., D.C. 
Drake & Gorham. R 
SrANLEY ENGINEERING Co., Bath. 2468 


FOR SALE, IMMEDIATE DELIVERY. 


FIVE 30-H.P. Slip ring Motors, 400 v., 3-phase, 50 cycles, 
speed 960 n.P.M., of the enclosed ventilated type, complete 
with slide rails, pulley, and brush lifting and short-circuit 
device. Slip rings enclosed with’ dust-proof covers. Also 
several other sizes, all brand new, by Messrs. Holmes.& Co. 
Enquiries solicited. Messrs. LAKE, Orr & Co., Lb., 110, 
Kender Street, New Cross, S.E. 14. 4823 


CABLE.—40 yards 61/19/26 rubber-covered, carry 250 amps. 
100 yards 37/14 (180 amps.) cab-tyre. 70 yards ditto. 100 
yards 19/15 (100 amps.) cab-tyre. 100 yards 72/36, 10-core 
C.T.S. (equivalent to 15-amp. twin flex). Above are lying 
at Camden Town. They are offered at considerable reduc- 
tion on current prices, subject unsold. All ex-Government 
па zn unused 4855 
Further particulars, 4803, ELECTRICAL Review, 4, Lud 

Hill, London, E. C. 4. Р De 


10-H.P. Electrical Motor, three-phase, 400-volt, 50-oyole, 

950 R.P.M., by Westinghouse Co., with oil-immersed starter, 
pulley and sliding bedplate. Practically new.—4762, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


BRITISH Westinghouse 25-H.P. Motor, 400 volta, 50 cycles, 
3-phase, 705 B.P.M., with pulley and sliding bedplate. Practi- 
cally new.—1763, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


C. MOTORS, 1 and 3 phase, 100, 200 and 100/440 volts D.C., 
240 and 480 volts, all machines guaranteed ; cheap for quick 
oe 112, High Street, Harlesden. ‘Phone: Willesden 
Е 4844 


O. slip-ring Motors, 55 H.P., also 46, 35, 32, 24, 22, 15, 12, 11, 

10, 8, 6 and 4 H.P.; all 400 volts, 50 cycle, 3-phase, with 
control gear. From stock.—Halwains, Ltd., Bolton Street, Bury. 
| 2445 


1 Model 18 and Model 5, for sale, being dis- 
placed by larger power type.— Apply Hendon Electric Suppl 
Co., Ltd.. 43, Golder's Green Road, N. W. 4. 3580 


LS A very large assortment of plain and carved 
electrical bowls and lamps, immediate supply from stock, 
very cheap.—4775, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LTERNATOR (Holmes), 50 Kw., 400 volts, 25 cycles, 3 phase, 
500 B.P.M., with direct coupled exciter and pulley, £150.— 
4789, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


A ERNATOR, new, 150-Kw., 400-volt, 50-cycle, 3-phaae. 
Delivery 7/10 days. — Hal wains, Ltd., Bol ton Street, Bury. 
2448 


RO Lampa.—About 100 S. ampere and 10-ampsre Beck flame 
double carbon arc lamps, also 40 Взасоп 8-ampere double 
carbon 1914-typa lamps, all for А.С. supply, together with chokers, 
transformers, &o. —Offers to The Hendon Electric Supply Co., Ltd., 
43, Golder's Green Road, N.W. 4. 2194 


AER Lamps. Twenty 1914 type (carefully stored since), also 
a quantity of carbons for same.—Can be seen, and offers 
male to James H. Wilson, Ltd., Drapers, The Broadway, Crouch 
End, London, N. 8. 4757 


A Winding Machine, automatic, for winding small 
A. armatures by mechanical power from 21“ diameter up to 
5“ diameter.—2595, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


S New, 5-owt. Mono-rail Hoist; two 500-volt Motors. £85.— 
Greenhalgh Bros., Atherton. 1833 


Е ETTALITE“ Bowl Fittings, in polished brass and oxi-silver, 
from stock ; the best at the price.—Lists from Isaacaon and 
Brown, Ltd., 39. Furnival Street, London. Е.С. 4. 2634 


С BLE. Quantity of braided cab tyre flexibles, in copper and 
_ Steel (equal to new), at prices much below present market. 
Samples sent on request.—F. J. Ballard & Co., Ltd., Tividale, 
Tipton, Staffa. 4627 


6 Laird & Co., Ltd., Birkenhead, have for disposal, 
a quantity of single and multi-core V. I. R. Insulated Plain 
Lead Covered Cable to Admiralty specification and tests, and 
V. I. R. Cab Tyre sheathed cable, both single core and flex, and 
also quantity of various grades of flexible graded cables and paper 
insulated cable. 2560 


THE ELECTRICAL REVIEW SUPPLEMENT. 


Victoria Street. Northampton. 


to 
— 


FOR SALE.— Continued. 


EILING Roses, large quantity, immediate delivery, finest 
quality cream, 12s. doz., in gross lote.—2644, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


LARKRB, Chapman Whip, 220-v, with T.E. starter, to lift 3 owt. 
200' min. Motor (compound wound), perfect order, £29.— 
Napier, Walliker Street, Hull. 4778 


ONDUIT, New.—3000 feet 2" solid drawn, enamelled, 20 gauge: 
standard lengths, delivered too late for contract. Clear in 

lots at 794. 100 feet, for cash, f.o.r. Birmingham.—Purit Specialties, 
Ltd., Park Street, Birmingham. 2615 


C. Motors, 60 H.P., also 40, 30, 21, 20, 15, 10, 73, 64 and 5 H. P.; 
all 440 volts, with starters. From stock.—Halwains, Ltd., 
Bolton Street. Bury. 2446 


O., 220-volt Steam Generating Set, 50 KW., as new; also 
125 Kw. and 24 Kw., 220-volt Generators for belt or rope 
drive. Immediate or very early delivery.—Halwains, Ltd., Bolton 
Street, Bary. 2447 


ARTHING Clips, in copper, all sizes, “ to 2", always in stock. 
Write for trade sheet.—Isaacson & Brown, Ltd., 39, Furnival 
Street, Holborn, E.C. 4. 2635 


LECTRIC Lamps, all new, Osram, Mazda, Ediswan, Pope, &c. 
High voltage, 2s. 4d. ; low voltage, 18. 10d.—4692, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


LECTRIC Motors, 200 in stock, A.C., D.C., up to 100 H.P. Don't 
pay high prices, write us first.—Sugdens, Wakering Road, 
ing. 4558 


ке Spot Welder, new this year, 200 volta, 50 periods, 
complete with switchgear and cable; can be seen working. 
Full particulars from Durtnall, 2, Gough Street, Mount Pleasant, 


W.C 4841 
TES A. C. and D.C. Motors cheap.—Climax, 182, Church 
Street, Kensington. Park 2023. 4616 


VERYTHING for the man who is doing the work ; electrical 
supplies.—Isaaoson & Brown, Ltd. 39, Furnival Street, 
E.C. 4. 2636 


КҮР 94 and 12 m.v. Motors, 10 H.P., 440 volt; £70 each. 
Special terms for quantities.—Morgan, 138, Gower Street, 


W.C.1. Museum 3418. 2599 


LEXIBLES, new, cotton covered. Large quantities for sale, 
34/36 and 50/36 s. w. G.; also 54/38 and 84/38 s.w.@. Very 
low prices.—4804. ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, about 600 yards 7/16, 3-ооге, paper-insulated, lead- 
covered and steel-armoured Cable, in lengths of from 50 to 

170 feet. Price 6s. 6d. per yard.— The Phoenix Electrical Co., Ltd., 
32/36, Broomielaw, Glasgow. 2110 


Fe. Sale, at 25 per oent. below current maker's price, 580 yards 

new 110/24 S. W. d. 3-core and Earth Oonduotor Cab Tyre 
Sheathed Cable; in two lengths, on drums.—The Phonix Electrical 
Oo., Ltd., 32/36, Broomielaw, Glasgow. 1318 


F R Sale, Boiler, 33’ x 7'16”, insured 90 lbs. w, P. — 2629, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, Browett & Lindley, enclosed compound Engine, with 
extended bedplate for dynamo, 120 H.P., 90 lbs. steam pres- 

sure, but designed for higher pressure, £400 f.o.r. Sheffleld.— The 
Phenix Electrical Oo.. Ltd., 32/36, Broomielaw, Glasgow. 1427 


OR Sale, Electricians’ Gloves, all sizes, pure rubber, black. 


Single pairs 7s. 6d., post paid.—F. S. Day, Engineers Stores, 
4633 


OR Sale, for immediate delivery, D.c. Motors, i to 20 H.P. 
100/530 volts; also a number of А.С. motora, single, two 

апа three-phase ; several generators, 100 to 200 volts ; awitchgear 
and reversible drum-type controllers.—Surrey Engineering Co., 
34, Surrey Street, Strand. Кук 4798 


Fon Sale, four 15 and four 74-H.P., 250-volt Brookhirst Control 


Pillars and quantity of spare parta for same.—The Phoenix 
2111 


Electrical Co., Ltd., 32/36, Broomielaw, Glasgow. 


OR Sale, large quantity of new, non-association, white ootton- 
covered, twin-twisted Flexible Wire, 40/36 8. w. G., made by 
well-known British maker at 48s. 6d. per grues yards, free London, 
packed ready in warehouse London. subject unsold, — 9776, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, Medical Coils (all descriptions), bells, switches, toy. 
motors, miniature lampholders, resistances. Send 
for samples.—Allen & Parkes, 15, Summer Row, Birmingham. 8501 


Feen Sale, Model F Lalley Light Plant without battery. Only 
been in ше two months, being replaced by new model H,“ 
owing to its larger capacity. In perfect oondition and as new. 
Price 100 guineas.— E. O. Walker & Co., 26, Cannon Street, 
Manchester. 22485 
OR Sale, Motor-Generator, 20 H. P., 500-volt, D. C. motor coupled. 

to 6-volt, 2000- ampere generator, also smaller ditto, 12 H. P., 

500 volta to 6 volts, 1000 amperes.— The Phoenix Electrical Co., 
Ltd., 32/36, Broomielaw, Glasgow. 2346 


OR Sale, New Motors from stock, 10, 15 and 20-H. P., 500 volt 

D. O.; 5, 10, 15, 20, 25 and 30 H.P., 400/440 volt, A.C., three- 
phase, 50 cycle; one 3-H.P., 100 volt, single-phase, 50 cyole, second 
hand.—W. P. Young & Co., Electrical Engineers, 40, Sanvey Gate, 
Leicester. 833 


FOR SALE.— Continued. 


OR Sale, New 20 H. P., 220-volt, 350/750 В.Р.м., D.C., series 
wound, crane-rated, totally- enclosed Aston Motors. Half- 

hour rating, complete with reversible controllers with ammeter, in 
C.I. watertight case and 7-step automatic control panel in venti- 
lated sheet iron case, mounted on angle iron frame.— Middlesex 
М & Machinery Co., Ltd., 304, West Ferry Road, Millwall, 
.11. 2181 


OR Sale, new 50-H.P., 500/550-volt, 50-cycle, 3-phase, 720 R.P.M., 
squirrel cage Induction Motor.—The Phonix Electrical Co., 
Ltd., 32/36, Broomielaw, Glasgow. 1814 


OR Sale. one 500/550-volt, three-phase, 50-period, 1110 revs., 
8.0. Motor, complete with pulley.—T. Н. Wathes & Co., Ltd.. 
83, High Street, Leicester. 2624 


— —————- 


Е R Sale or Hire, Motors and Dynamos, 440, 220, 110 volta; 
Electrical Machinery of all kinds. — W. W. Martin, 320, 
Witton Road, Birmingham. Phone: East 883. 1470 


OR Sale, Second-hand Motors.—' Three Union, D.C., 1 H.P., 105 
volta; eight Siemens, D.C.. { H.P., 105 volts; one Mackensie 
Schiff, үу H.P., 110 volts; one Electromoter. } H.P., 105 volts; one 
Emerson, A.O.. 1 H.P., 100|volts. Sound condition.—Wellington and 
Co.. в, Bradford Avenue, E.C. 1. 4816 


OR Sale, Several new 100 H.P., 6-cylinder, vertical oil Engines, 
suitable for direct coupling to dynamos. Makers, Mirrlees, 
Bickerton & Day, Ltd., £100 each. —The Phoenix Electrical Co., 
Ltd., 32-36, Broomielaw, Glasgow. 2504 


OR Sale, Spur Reduction gear for 40 H.P., 800 R.P.M., Motor, 
with motor bedplate aud raw-hide pinion. Makers, J. P. 
Hall, Ltd., £15.—The Phoenix Electrical Co., Ltd., 32-36, Broomie- 
law, Glasgow. 2503 


OR Sale, three 50-H.P., 400-volt, 50-cycle, 960 R. P. M., 3-phase, 
slip-ring Motors, by General Electric Co., Ltd., with control 

gear. £294 each.—The Phonix Electrical Co., Ltd., 32/36, Broomie- 
law. Glasgow. 2554 


OB Sale, Turbo Set. with condenser, &c., 1000 Kw., 3000 volta, 
-  »0-oyole, 3-phase. Purchaser to remove.—2555, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


OR Sale two Generating Sets, 150 amperes, 225 volts, 400 B. P. M., 

Vickers Dynamos, Brotherhood Engines. steam pressure 155 

lbs. Immediate delivery.— 2570, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


OR Sale, two Motor-Generators, 180 volts to 70 volts, 68 amperes. 
Price £140 each. —The РЬсепіх Electrical Co, Ltd., 32/36, 
Broomielaw. Glasgow. 2112 


Ho Sale, two new 20-H.P., 400-volt, 50-period, 3-phase, alipring 
Motors, by Westinghouse, with oil-immersed control gear.— 
The Phoenix Electrical Co., Ltd., 32/36, Broomielaw, Glasgow. 2347 


OR Sale, Two 15 Kw., 220-volt, Gardner Oil Engine Seta with 
spares; cheap.—The Phonix Electrical Co., Ltd., 32/36, 
Broomielaw, Glasgow. 2553 


OR Bale, two 100-B.H.P., protected-type, alip-ring Motors, fitted 

with brush-lifting and short-cirouiting device, wound for 220 

volts, 50 periods, single-phase, 950 R.P.M., with belt pulley, 21” dia, 

by 18" face, with protected-type stator starter, and protected-type 

rotor switch and resistance, oil immersed, and slide rails and 

ore bolts.—9538, ELECTRIOAL REVIEW, 4, Ludgate Hill, 
п, 


OR Sale, two 150-H.P., 415-volt, 50-cyole, 3-phase Motors, 
geared to 3-throw, Hydraulic Pumps, 524 gallons at 2240 lbs, 
pressure.—The Phoenix Electrical Co., Ltd., 32/36, Broomielaw, 
Glasgow. 1313 


OR Sale. 3 H.P., Fielding & Platt oil engine. dynamo and 
switchboard 110/140 volts, for country house plant ; good 

as new.—-Surrey Engineering Company, Ltd., 34, Surrey Street. 
Strand. 4709 


OR Sale, 40 500 yard drums, new, 7/22. V.I.R. taped aud 
braided cable by Silvertown Co., price £6 per drum.—The 
Phenix Electrical Co.. Ltd., 32-36, Broomielaw, Glasgow. 2505 


OR Sale, 55-K W, 220-volt, 650 B.P.M., 4-pole, compound-wound 
Generator, by The General Elestric Co., Ltd. In perfect 
order. £245,—The Phornix Electrical Co, Ltd., 32/36, Broomielaw, 
Glasgow. 255) 


OR Sale. 100.K w., 3. phase Alternator, 410 volts. 25 perioda. belt 
drive.-—2592, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


— —————— 


OR Sale. I KW., 500-volt, 650 R.P.M., compound, interpole 
three-bearing Generator or 130-H.P. Motor; £515.—The 
Phonix Electrical Co., Ltd., 32,36, Broomielaw, Glasgow. 2109 


OR Sale. 175-K.v.A., 5''-volt. 20-cyele. 3-phase. belt or rope- 

driven Alternator with direct-coupled exciter.—The Pho nix 

Electrical Co., Ltd.. 32/36, Broomielaw, Glasgow. 2.348 

OR Sale, 220. volt ді ect current Motors. 50 H. P., 450 R. P. M.; 

25 H.P., 700 R. P. M.; 15 H. P., 775 k. P. M.; 10 H. P., 1000 k. P. M.; 

7 H.P., 900 R. P. M.; immed ate delivery.—2037, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ЛОВ Sale, 410 volt, 25 period, Motors, Two 40 B. H. P., 725 R. P. u. 

slip-ring; one JU B. H. P., 710 R. P. M., slip-ring; one 5 B. H. P., 

720 R. P. M.. slip-ring. totally enclosed crane rated. — 2036, ELEC- 
Tur ^^. REVIEW, 4, Ludgate Hill, London. 
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FOR SALE.—Continued. 


OR Sale, 440-volt, 50-period Motors, 1, 2. 3 апа 5-H.P., 1400 

R. P. M.; 3 and 4 H.P, 565 R. P. M., 5 and 6 B.P., 960 R. P. M.; 

10 H.P., 710 and 1440 RT. u., mostly B. T. H. Immediate delivery. 
—2502, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, 440-volt, 25 period, 3-phase Motors, by Westinghouse, 
B. T. H., &c.; 40, 50, 60, 75, 80, 160 and 220 H.P.—The 
Phenix Electrical Co., Ltd., 32/36, Broomielaw, Glasgow. 2108 


OUR 97-H.P., 6-pole, shunt-wound Dynamos, 460/560 volts 

D. C., 130/160 amps., 260 R.P.M., with bare shaft for belt or 

rope pulley,or can be coupled direct to engine.—Western Engineer- 
ing Co.. Swansea. 967 


——— 


ALF-Watt Type Lampe, 200/240-volt, 20, 30, 40 watts. Write 
for particulars. Cash with order.—2U62, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


— ——— —— — — —b — — 


OUSE Lighting Set (new), consisting of 34 H. 7. Hornsby " 

oil engine, complete with tank, piping, &c., direct coupled to 

shunt wound E. C. C.“ Generator, having an output of 30 amps., at 
50/75 volte, speed 400 R.P.M.—2521, ELECTRICAL REVIEW, 4, Ludgate 

Hill, London. | 


OOD second-hand shunt-wound, р.о., Motor, by Phoenix, 10-H.P., 
220 volts, 920 R.P.M., with slide base.— Western Engineering 
Oo., Swansea. 428 


NSULATED Resistance Tubes, suitable for controllers апа 
control Panels, sizes 37" x 4", 25" x 21“, 21" x 2".—Apply 
The Middlesex Chemical & Machinery Co., Ltd., 304, West Ferry 
Road, Millwall, E.14. | 2182 


ISTER-Bruston Automatic Plant. B' size, without battery; 
owner fitting larger size.—4801, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


M OTOR Generator Set, motor 4-pole, shunt interpole, 500 volts, 

900 R. P. M., direct coupled on cast-iron bedplate to 4-pole 
shunt interpole generator, 110/140 volte, 320 ampe., price £360- 
also 150 H.P. 3-phase, 8.R. Motor, 6000/6800 volte, 50 period, 485 
R. P. M., with oil switch and starter, price £185.—2027, ELECTRICAL 
REvIEW, 4, Ludgate Hill, London. 


OTOR Generator, thoroughly overhauled, in first-class order, 

220 volts, D.C, to 65 volts, 35 amps. compound, with 
starter and regulator.—Garnet Tucker, 133, West Campbell Street, 
Glasgow. 2568 


ОТОВ, 2000 volta, 100 H.P., squirrel-cage, 2-phase, 50 periods, 

60 R. P. M., £300; also 74$-H.P., B. T. H., squirrei-cage, 2 or 
4-phase, induction Motor, complete with etarting gear, practically 
new, £75.— Buchanan & Curwen, 66, Victoria Street, S. W. 2370 


EARLY new, Sterling 16-line New Era Autophone Sets, 

12 table pattern, four wall pattern, C.B. type, complete with 

roses and six junction boxes. Spot cash price £85 the lot.—Apply 
47, Imperial Buildings, Ludgate Circus, EC. 4. 4854 


EW ep. c. Motors, by B.T.H.Co. Prices include rails and pulley. 

1 H.P., 100/110 volts, 1300 revs., £30 ; 5 H.P., 220 volta, 1200 

revs., 275; 74 H.P., 480 volts, 800 reva, £110; 10 H.P., 480 volta, 
1100 revs., £118; 124 H.P., 450 volts, 1010 revs., £140; 15 H.P., 
DOO volts, 1035 revs., £158.—Bernard Meggitt, Engineeer, Mansfield. 
Tel. 224. 2616 


EW D.o. Motors, by G.E. Co. Prices include rails and pulleys. 

1-E. P., 200/240 volts, 1000 revs., £30; 2-H.P., 200/240 volta, 

1050 revs., £36; 14 H.P., 200/240 volts, 1350 revs., £33; 3-H. P., 
200/240 volts, 1250 revs, £66; 1-H.P., 400/480 volts, 1000 revs., 
£37; 2-H.P., 400/480 volts, 1250 revs., £44.—Bernard Meggitt, 
Engineer, Mansfield. Tel. 224. 2617 


EW р.с. Motors by Siemens, Prices include rails and pulleys. 

4 H.P., 200/240 volta, 1070 revs., £72, 4 H.P., 400/480 
volts, 1070 revs., £72. 5 H.P., 200/240 volte, 1000 revs., £80, 
Б H.P., 400/480 volts, 1000 revs., £97. 5 H.P., 200/240 volta, 1400 
revs., £75. 5 H.P., 480/550 volts, 1400 revs., £75. 71 H.P., 480 
volts, 880 revs., £110. 74 H.P., 480 volta, 1290 revs., £94. 10 H.P., 
200/240 volts, 870 revs. £130. 10 H.P., 400/480 volta, 870 revs., 
£130. 10 H.P., 480/550 volta, 870 revs., £130. 10 H.P., 480 volts, 
1190 revs., £110. 20 H.P., 400/180 volts, 820 revs., £190. 25 H.P., 
200/240 volte, 810 revs., £210. 25 H.P., 400/180 volte, 810 reva., 
£215. 25 H.P.,480/550 volts, 810 reve, £215. 30 H.P., 400/480 
volts, 750 revs., £250, 35 H.P., 400/480 volts, 650 revs., £295, 
40 H.P., 400/180 volts, 740 revs., £296. 40 H.P., 480/550 volta, 
740 revs., £296. 50 H. P., 400/180 volts, 510 revs., £395.— Bernard 
Meggitt, Engineer, Mansficld. Tel. 224. 2619 


EW P. C. Motors, by Metropolitan-Vickers. Prices include rails 

and pulleys. 10 H.P., 480 volts, 1000 reva., £120; 161 H.P., 

440 volte, 1130 revs., £165; 20 H.P., 480 volts, 960 revs., £180 ; 
7} H.P.. 480 volte, 910 reva., £105; 74 H.P., 480 volta, 1250 revs. 
495.— Bernard Meggitt, Engineer, Mansfield. Tel. 224. 2618 


EW p. c. Motors. Prices include rails and pulleys. By Lancashire 
Dynamo Co., 5 H.P., 210 volts, 1000 revs., £72; by Swedish 
Electrio Co., 4 H.P., 440/460 volts, 1150 revs., £60 ; by Cromptona, 
25 H.P., 480 volta, 935 revs., £200; 20 H.P., 480 volts, 800 reve., 
£185; 1 H.P.. 220 volta, 1600 reve, £26; 15 H.P.. 480 volts, 1000 
revs.. £155 ; 5 H.P.. 220 volts, 1150 revs.. £74; 124 H.P., 480 volta, 
1250 revs.. £125; by Veritys, Ltd., 3 f. P. 200/250 volta. 1200 revs., 
£52; 14 H.P.. 460 volts, 1250 revs.. £116; 30 H. P., 410 volts, 850 
revs., £230.— Bernard Mezyitt, Engineer, Mansfield} 2620 
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FOR SALE. — Continued. 


EW Motors and Starters Cheapest firm on earth. Try us.— 
Cunningham Limited, 171. Edgware Road. W. 3. 640 


NEN Moon for Bale, for immediate delivery ex stock :—One 
71-H. p. and three 10-н.р., 400/440-volt, A.C., 3-phase, 50-cyole ; 
E на се пи and one 20-н.Р., 590-volt, D. O.; also one 
-H.P. second-hand or, 100-volt, single- ole.— W. P. 
Young & Oo.. 40. Kan vey Gate. Leicester. P 1066 


NX 20- H.P., Westinghouse, 3-phase, alip-ring, motor, 320 volta, 


periods, 710 в.р.м. Complete with В switch and 
starting gear. i delivery.— Western Co., 
Swansea. 495 


UMBER of new Watt Meters, £3; Hour Meters, 35s. ; Current 
Limiters, 21; Accumulator Cut - oute, 228. ; all capacities.— 
9. Gibbins Road. Selhv Oak. 4814 


NE Crompton Motor, with 14” pulley and sliding rails, switch 
box and starter, 440 volts, D.C., 43 B. H. P., 900 reve. Only in 


use for a few months during tbe war, and not used since, £250 
or near offer.—Mulliner. Bridge Street, Northampton. 2405 
NR Sienens 9-H.P. Motor, 250 volts, D.C., 1210 B. P. M.: slide 


rails, pulley, starter, main switch and fuses; price £37 10s. 

Also 2-H.P. Motor, 250 volts, D.C., 1550 R. P. M.; pulley, starter, main 

switch, two wall brackets; price £33. All in excellent condition. 

ги „ disposal.—1830, ELECTRICAL REVIEW, 4, Ludgate 
, London. 


Q^ E Suction Producer Plant, by Hopkinson, Huddersfield, com- 
plete, and suitable for 100-H.P. gas engine.—Western Engin- 
eering Oo., Swansea. 968 


NE 4 Н.Р. Motor, 400 volts, D.C., speed 1500. 2 30.—Mulliner, 
Bridge Street, Northampton. 2406 


O*E 6-H.P., 100-v., 50-period, 720 R.P.M., Motor, slide, pulley and 
starter, complete £65; also 3-H. P., D.C. Motors, 230 volta, 
and owts. of Black Tapė at 1e. 8d. Ib.— Moes, Electrician, 82, Leeds 
Roed, Bradford. 2579 


P ECIPITATED Manganese Dioxide.— Holiinwood Chemical 
Co., Ltd., Hollinwood. 4806 


OTARY Converter and Small Motor Generator Sets for Bale, 


£65; also 1918 Dorman Petrol Engines, type 4 J.O., 35/10 H.P., 
120 m/m bore, 140 m/m stroke, 1150 8.P.M, price £120. Seen 
London by appointment.—1715, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


HADES, Double silk, covered frames, pat'ern bead fringes any 
colour, design, size, ко —Write for samples enclosing detailed 
sketch, to Hodgkins, 486, London Road, Weatcliff-on-Sea. 4786 


IX Bterling 20-line Automatic Interphones, wall pattern ; six 
ditto, desk pattern.— 2590, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


N MALL country house electric lighting plant, oil-driven engine, 

complete with double set of storage batteries, main switch, 
starting switch, and switchboard, &o.—Can be seen by appointment 
at 21. Hill Road. Wimbledon, S.W. 19. 2542 


TEAM Belt-driven Set: Robey Undertype Class A double- 
cylinder Engine; Dynamo, 10 KW., 100/145 volts; enamelled 
slate charging panel; the whole in good condition.—R. A. Lister 
and Co., Ltd., 17, Victoria Street, Westminster, S.W. 1. 2237 
HREE-throw, horizontal, belt-driven, geared Pump, by Hayward, 
Tyler & Co. Plungers 9" diameter, cut gears. Complete with 

all fittings. Similar set, having 5” plungere.—Apply Harry Н. 
Gardam & Co., Ltd., Staines. 2430 


HREE 14-H.P., 220-volt series enclosed Motors, speed 800. 
Condition as new.— Drummond & Co., Middleabrough. 2374 


WO New Austin Lighting Planta, 110 volts, compoind wound, 

4°5 KW., engine, 4-cylinder petrol, with switchboard and 
instruments, Portable plant for temporary or permanent work ; 
-as used by the Royal Air Force. Price £275 each. Immediate 
delivery.—Duff, Morgan & Vermont, Ltd. 48, Dover Street, 
Piccadilly, W. Gerrard 7361. 4715 


WO Hornsby Oil Engines (nearly new), Jatest type, 18 H.P. and 
5 H.P.—2133, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


... Noa ee асы ы 
WO Weir-type Boiler Feed Pumps (Weir & Polaometer), each 
about 2,500 gals. per hour at 180 lbe. w.P.—Harry H. 
Gardam & Oo., Ltd.. Staines. 2431 


АТС T On DUO TUTO. use. ыызы дшш ышы 
d s 14-KW., 120. volt, compound interpole Generators, 400 revs., 
by J. P. Hall.— Drummond & Co., Middlesbrough. 2192 


WO 100-Kw. Belliss three-wire Generating Sets, 250/500-volt. 
Two separate dynamos to each set. Spare armatures avail- 
able. -Ful 1 details, Harry Н. Gardam & Co., Ltd., Staines. 2128 


ah hil с с ) ...... 
У Speed Motor, one in stock. perfectly new, 10 H.P., 

475 volts, 400/1600 revs., by Metropolitan-Vickers, Shunt 
interpole with stability ооа. Enclosed, ventilated. Complete 
with Pillar type Controllers, £180.—Bernard Meggitt, Engineer, 
Mansfield. Tel. 224. 2621 


FOR SALE.— Continued. 


ELDING Generator, 400 amps., 60 volis, D.C., Rosenberg 
patent, with special diverter.—Halwains, Ltd., Bolton 

Street, Bury. 2449 
ДЕ". Petrol Generating Set, Austin, overhauled, first-class 
order, 27 amps., 110 volte, compound, with tauks, piping and 
switchboard.— Garnet Tucker, 133, West Campbell Street, Glasgow. 
: 2564 


5 Motor, 480 v., D. C.; perfect condition. — L. M., 20, 
Balmoral Road, Leyton, E. 10. 4856 


5 D. C., Motor, 440 volts, shunt, with ball bearings, by 
Phoenix, with starter, rails, pulley, and Berry's awitch, lovely 
Fisher & Son, 218, Summer Lane, 
2523 


condition, £65.— Seen at 
Birmingham. 


9 MOTOR, 105 volte, 1/30 f. .; Chamberlain charge. dis- 
charge Meter, 100 ampe.; Chamberlain 1s. Slot Meter, 
5 ampe.— 4767, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OE EU A pu uU Leu e. 
4, H. P., standard type, Diesel Engine, by Sulzer. Fiywheel 7’ 

diameter. For immediate delivery.—2432, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


605: Steam Generating Set by Allen, 230-volt, P. c., enc'osed 
type, multipolar dynamo.—Harry H. Gardam & Co., Ltd., 
Staines. 2429 


Staines, o O 0L !ſß.äUé—ł— 
P O ER 460/500-volt, 450 R.P.M., shunt-wound Motor, by The 

Lancashire Dynamo Oo., Ltd., full equipment, 4 400.—The 
Phonix Electrical Co., Ltd., 32/36, Broomielaw, Glasgow. 1810 


8 and 48-KW., 220-volt, compound-wound Generators, 3-bearing 
type, new condition.— Drummond & Co., Middlesbrough. 
2191 


Jaian ai ia a —¾ 
1 405%; 500-014. Triple Expansion Set, new in 1911 and 
only in use five years.—The Phoenix Electrical Co., Ltd., 

32/36, Broomielaw, Glasgow. 1815 
920035 220-volt, 485 R.P.M., compound interpole Motor, by 
Vickers, with Igranio automatic control gear.—The 

Phoenix Electrical Co., Ltd., 32/36, Broomielaw, Glasgow. 2345 
2005; compound-wound, Belliss & Morcom-Dick, Kerr 
ateam-driven Generating Set, 450/550 volta, D.c. Can 

be seen Tunning.—- Western Engineering Co, Swansea, 798 
5 KW. Belliss-Lahmeyer, 230-volt, D.C , Steam Generating 
9 Set. Complete and ready for immediate delivery. 
Harry Н. Gardam & Co., Ltd., Staines. 2427 
5 -KW. Steam Generating Set, comprising Belliss triple 
2 0 engine, ooupled to 220-volt, D.o. generator, by G.E.C., 


ed base plate.—Harry H. Gardam & Co., 


mounted on self-ocn 
2126 


Ltd., Staines. 


E111 AAA aca 
2 5 k w. Steam Generating Set, 220 volta, D. C.; built in 1915 

by James Howden and the Lancashire Dynamo Co. 
Also spare armature.—Apply to Edmundsons Electricity Corpora- 
tion, Ltd., 11, Tothill Street, Westminster. 2541 
4, 407%: D. C., steam Generating Set, 100 Kw. Brand 

пет. Hal wains, Ltd., Bolton Street, Bury. 2450 


aai вова a ee a CEN, 
Yards of 37/9 stranded aluminium bare cable.—Weatern 
Engineering Company, Swansea. 2561 

5 -KW. Steam Generating Set, comprising Browett Lindley 
ОО triple engine, coupled to 500/550 volts, D.C. Generator, 
complete with all fittings.— Seen, Harry H. Gardam & Co, Ltd., 
Staines. 2425 
Маш, SS ——— 
7 KOES; Bteam Generating Set, comprising Belliss triple 
engine, coupled to Dick Kerr A.C. Generator, 2,200 

volte, single-phase, 60 periods, modern type, complete with exciter 
and self-contained surface condenser if required ; also 500 KW. 
Steam Generating Set, comprising Belliss triple engine, conpled to 
B. T. H. D.C., Generator, 220 volts, complete with all fittings, and 
condenser if required, full details, —Harry H. Gardam & Co., Ltd., 
Staines. 2424 
— — — 


ARTICLES WANTED. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


WANTED. 


ONE 200/500-K W. T. Rotary Converter, 3-phase, 50 periods 
А.С. to 220/250 volts D.C. 
One 150-н.р., 3-phase, 50 period Motor, 400 volts, 480/500 


revs. : 


Two miles of 3-core, 50-amp., 6,000-volt High Tension Cable. 


J. Е. Ware, 123, Victoria Road, Darlington. 2612 
LEAROYD & SON, Bridge Works, Clapton, N. E.— Telephone: 

. Dalston 2278; Telegrams: Frangible, Lowolap, London," 
buys for prompt cash every description of second-hand Generating 
Seta, Aocumulators, Motors, Transformers, old Arc Lampe, Meters, 
Cable Scrap Metals, Metallio Drosses, &c., ко. Inquiries solicited. 
Established over 50 vears. 3978 


O. and p.c. Motors (second-hand), any type, any condition 
wanted for prompt cash.—A. Learoyd & Son, Bridge Works, 


Heatherley Street, Clapton, N.E. 3979 


Oost ——— 
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ARTICLES WANTED.— Continued. 


———⁰?—— — 
A Wanted, 50 cycles, 3-phase, 440 volts, any 
са 


pacity between 50 and 100 KW., drive by belt or steam 


—— — M €— — M MM M ———— — ——— 


YNAMO, 50/70 volts, about 50 amperes. State speed and 
price, age, maker, condition, and whether with alide rails 
and pulley.—4776, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


(19 Prioes given for Platinum Scrap. Call or post parcels, 
cash per return.— Lawrenoe L. Stern, 71, London Road, 
Liverpool. blished 25 years. Bankers' reference. 4546 


M OTOR, 7 to 10-H.P., second-hand, type immaterial, for 

Hampstead Supply, 210 volts, single-phase, 90 ~, State 
whether starting resistance and slide rails available.— A. H., 15, 
Lynoroft Gardens, London, N.W. 6. 4802 


M OTOR, 100 H.P., three-phase, 500 volts, 50 periods ; also a 

T6-H.P., three-phase, 350 volts, 50 ~, for about 560 R. P. M., 
both with starting gear.—Price and particulars to Buchanan and 
Curwen, 66, Victoria Street, S.W. 2371 
6 PT 


EW or Second-hand, 5-н P., three-phase, A. O. Motor, complete 
with starter, 415 volts, 50 period, starting current not 
exceeding 1} times full load; also Motor-Generator. 210 volta, 
single-phase, А.С, to 12 volts, 5 amps, D.C. — 4777, ELECTRICAL 
REVIEW, 4, Ludgate Hill. London. 


OE 12/15-H.P., 500-volt p. o., Shunt or Compound-wound Motor, 

1050/1150 R.P.M. Submit sketch showing height from base 
to centre of shaft and plan of base showing distance out to end of 
shaft.— Western Engineering Co., Swansea. 840 
puma EE aria E N OT a 840 


before selling elsewhere. Parcels by post, prompt cash per return. 
The original firm.—The Depét, 156, Charing Oross Road, London, 
W. Eatablished 1850. | | 4772 


—————M—————————————— 2 
TO ESUIREP immediately, 12- way Double-pole Distribution Board 
or Feeder of recent design, to carry 300 amperes.— Price, 
partioulars, Manager, Station Hotel, Aviemore, N.B. 4820 
„i!! ed Аел = > чеш 


[J RANSFORMER 50 to 100 x.v.A., step-down 6300/440, 50 oyoles, 
oil immersed. Must be in good oondition.— State particulars, 
` Buglass & Jamieson, Ltd., Dundee. 2532 
— — —— aS 


ANTED a 500-k. w. Generator, ahunt wound or compound 

wound 460/500, 200 R.P.M., for direct coupling, otherwise 

belt drive. State age. condition, price and maker. —2540, ELEOTRI- 
OAL REVIEW, 4, Ludgate Hill, London. 


WANTED. at once, all sises of new D.0.0. Copper wires, from 
А ии ра inclusive. Also 24/49 B. W. d. all coverings. 
mall quan or complete large stocks purchased for prom 
oaah.— Western Engineering Oo. Swansea. 7818 
— — ——— — —_ 4618 


W complete plant to give 30 k. w. at 110 volts, suitable 
for 80 lbs. steam pressure; also oomplete plant to give 
200 amps. at 440 volts, D. o., 3-wire type generator, Engine suitable 
for 80 Ibs. steam pressure. —R. Williams & Co., Electrical Engineers, 
Liverpool Road, Stoke-on-Trent. 2544 
„jn ᷣͤͤ— о а EE 


АКТЕР, for immediate delivery, second-hand Dynamo in 

good condition, 220 v., D.C., 150 Kw. capacity, minimum 
revolution to ba 450.—8terling Telephone Electric Co., Dagenham. 
2506 


ANTED for May, 1921, Seoond-hand Plant as under :—1000- 

KW., D. 0. Turbo-Generator, 430 to 480 volta, with condenser 

complete ; also a 250-Kw. Motor-Generator for traction purposes, to 

run on 410 volta D.C., and deliver for traction purposes at 525 volts. 

The above must be modern machines in first-class condition.—2416, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 

ANTED immediately new or second-hand belt or rope driven 

alternators, 400-500 volta, three-phase, 50 periods, 100/250 

K. v. A., complete with  exciters.— Immediate offers to Western 

Engineering Co., Swansea. 1905 


a 1906 
ANTED immediately, one length (48 yards) of 3-core (117 

| sq. in.), rubber or paper insulated lead covered armoured 
cable; Also one length (4% yards) 4-core (3 x 06 and 1 x 035) 
cable; new ог second-hand Association cable preferred.—The 
Birtley Iron Company, Birtley, County Durham. 2539 
— —— — mann... 2329 


үү TED immediately, опе 15 or 5 K.w. Transformer, 433/250 

volt, single-phase, 50 period, with 5% tappings up and 
down on H.T. side.—Full particulars to Balfour, Beatty & Co., Ltd, 
66, Queen Street, E.C. 4. | 2527 


n ae ee 
үү ANTE D, manufacturers supplying Literature suitable for 

distribution to oonsumers, to send supplies, overprinted or 
otherwise, to Harry Mose, A. M. I. E. E., Electrical Engineer and Con- 
tractor. 82, Leeds Road, Bradford. 2578 
=з л ĩ pp ERE a ͤ n 


ANTED, one 65/70-H.P., 400-volt, three-phase, 50-cycle, slip- 

ring Motor, to run at 575 revs., complete with starting 
gear.—2490, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 

үү 23180, Rotary Converter for battery charging, primary 

230 volt, D.C., secondary 16 volt, capacity 300 to 500 watta. 

Also portable testing instruments for 400 v., J-phase Motors and 

portable voltmeter, p. 0. to 500.— Moss, Electrical Engineer, 82, 

Leeds Roed, Bradford. 2577 
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ARTICLES WANTED.—Continued. 


ANTED urgently, one 20-H.P., shunt-wound, semi-enclosed 
standard speed 


ANTED, 3 or 4-H.P., 220/240-volt, single-phase, 50-period 
Motor.— Engineer, Electricity Works, Farnborough, Hants. 
4770 


ANTED, 10 H.P., D.C. Motor, shunt, 220 volte, 850 revs., by 
Electric Construction Co.; also 15 H.P., D.c. Motor, shunt 

or compound, 220 volte, 600/800 revs., in good condition.—Charles 
Bell, 14, Arthur Street, Belfast. 4182 


ANTED, 10 to 15 H.P., single-phase, 400-volt Motor, 50 
periods, 720 revs, slip-ring or squirrel cage. R. S. Winder, 
Belgrave Electrical Works, Leeds. 2591 


ANTED, 45-Kw., 220-volt, compound - wound Generator, 

with pulley, field regulator, slide rails, suitable for belt 

drive; the driving wheel being 7’ 9" diameter, R P.M. 220. Con- 

dition must be guaranteed.— 1771, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


үү ^NTED 100 H.P. (or nearest) alip-ring Motor at 720 R.P.M., 

400/440 volta, three-phase, 50 cycles, complete with starting 
gear, second-hand or new.—Submersible Motors, Ltd., Southall. 
Middlesex. 4158 


ANTED, 350-ку. Steam driven Generating Set, consisting of 
Vertical Inverted, Enclosed High-speed Compound Steam 
Engine, direct coupled to three-phase Alternator, 550 volts, 
50 cycles,— Western Company, Swansea. 7861 


ANTED, 500-volt, D.C. Motors, 75 H.P., 150 H.P., 200 H.P.— 
Milns & Phillips, 78, High Street, Birmingham. 4819 


4082: 200 volts, A. C., 50-oycle, 2-phase, 715-R.P.M., second- 
hand B.T.H. Motor, in good condition. — Tofield & Robinson, 
Ltd., Edmund Street, Birmingham. 2551 


BUSINESSES FOR SALE AND WANTED. 


Advertisements are inserted under this heading at Ia. sd. per line. 


F Contracting and Repair Business, with good show- 
room and good sound connection, for Sale, in an up- 

and progressive Spa in Wales. Suit young and energetic man. 

Stock aud fixtures at valuation.—2637, ELECTRICAL REVIEW, 4, 

Ludgate Hill, London. 


Hee Engineers’ Old-esta blished Business for Sale, 

North Midlands. Excellent connection ; good work in hand. 
£150. Stock at cost.—4790, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


(IP ROAR Repair and Rewinding Business for Sale (London 

district). Good connection, stock and plant. Must sell. 
Good opportunity for practical man.—Full particulars and reasons 
for selling from 4815, ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


p Sale, as a going concern, the Grassington Electric Supply 

Co., Ltd., Grassington, near Skipton, including water-power 
plant, 20-Kw. dynamo, distributing mains, consumers’ service liner, 
switchboard, meters, suction-gas engine, buildings, water rights, 
&o.—Full particulars on application to the secretary, G. J. Harkes, 
Graasington, Skipton. . 2596 


EST Lancashire.—Armature winding and repairing business, 

own premises, freehold. office, telephone, machinery, 

tools, &c. Turnover last twelve monthe. £2,600—ontetanding 

accounts about 8500. Price £1900 inclusive.—4784, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. l 


8 


MISCELLANEOUS. 


Advertisements are inserted under this heading at 1s. 9d. per line. 


A rewound, new commutators fitted. and repairs of 
any description undertaken to e'ectric motors, dynamos, 
We specialise in the Mercedes and other traction motors. —Max well 
Electrical Co., 4A, Blenheim St., Chelsea, S.W.3. Phone: Ken. 378. 
4810 


(OA UTATORS We are specialists, let us have your in- 
quiries ; quick deliveries of all sises to 9” brush surface 
diam. Сат lighting and starting oommutators.—Watliff Oo., 
38, Webb's Road, Battersea, S. W. 11. 4537 


IRM able to undertake manufacturing electrical instrument 
boxes. Highest class workmanship. — 2584, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


NSTRUMENTS and parts made to instructions.  High- 
repetition machine work a speciality.—White Bros., 1124, 


d 


f 


High Street, Harlesden, London, N.W. 10, 4779 
J L.” Universal Clips, for sheathed wiring, send for lists.— 
e J.L., 30, Church Street, Birmingham. 4501 


es SSS —Ä—ũ— El 


з + coc — o зң. ш 


September 24, 1920.] 
VALUERS 


and AUCTIONEERS of 


Electrical Works, Plant and Stock. 


WHEATLEY KIRK, PRICE & C0. 


(Established 1850). 


D 


46, Watling Street. 16, Albert Square, 
London, E.C.4. Manchester. 


26, Collingwood Street, Newcastle-on-Tyne. 


MINISTRY OF MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD. 
(Plant and Machinery Section). 


HIGHLY IMPORTANT SALE BY AUCTION 


ENGINEERING MACHINE TOOLS 


AND PLANT, 


AT 


C.$.D. DEPOT 1410, Oscott Road, Perry Bar, Birmingham, 


ON 


TUESDAY & WEDNESDAY, October 12th & 13th. 


Commencing each day at 11 o'clock prompt. 


Including :— - 


46 Lathes (mostly screw cutting), by Hendey, Drummond, 
Denham, Lang, Kc. 

21 Acme and other Capstan Lathes. 

One 22-in. Gardner Crank Lathes. 

60 No. 5 Herbert Boring Lathes. 

13 No. 6a Potter Johnson Automatics. 

18 No. 23 type Cylinder Grinders, by Brown & Sharp. 

18 Tool and Lumsden Oscillating Grinders. 

Two Churchill Universal Grinders. 

6 Heald Internal Grinders. 

4 75-H. P., 4-cylinder Petrol Engines, by Perkins. 

43 34-KW. Electric Generators for 110 volts, by British Thom- 
воп Houston Co., Ltd. 

77 343-kw. Dynamos, for 110 volts, by the G.E.C., Ltd. 

6 Hydraulic Presses, for 3,000 lb. pressure, and 

18 Power Presses, by Thomson & Rhodes. 

6 Wire Rolling Mills, by Daniel Smith. 

3 6-cwt. Hand Power Passenger Lifts. 

Electric Jib Crane, by Pickering. 

2 Bryan Donkin Rotary Compressors. 

Geared Slotting Machine, by Butler. 

5 Figure Planing and Horizontal Fine Boring Machines, by 
Brown & Ward. 

Type 2a National Oil Engine. 

164-B.H.P. Vertical Steam Engine, by the Gloucester En- 
gineering Co. 

2 one-ton Portable Cranes. 

78 Boring, Rilling. Milling, Stock Turning. Reaming, Test- 
ing. Lapping, and other Government Rifle Producing 
Machines. 

106 Tapping Machines. 

123 Richmond and other Furnaces. 

2 Lancashire Boilers, 30 ft. by 5 ft., for 80 lb. pressure. 

3 Sagar Recessing Machines. 

2 two-spindle Profile Copying Machines, by Pratt & Whit- 
ney. 

А 900-ton Briquette Machine. 

14-kilowatt Rotary Converter, 200 volt a.c., to 190 volts p.c. 

38 2.000-Ib. Lever Hydraulic Presses. 

Hydraulic. Accumulator. 

Direct coupled Steam-driven Centrifugal Pump, by Simpson. 

26 Gas Heated and other Water Boilers. 

No. 5 Victoria Concrete Mixer with Motor, 9 Express Rotary 
Compressors, Surface Tables, Pyrometers, by the Cambridge 
Scientific Instrument Co. 

5 Motor-driven Centrifugal Pumps, Drawing Machines, by 
Archdale, Gunmetal and other Shaking Parrels, Electric 
Motors, Dynamo Spares, and other electrical. sundries, Tool 
Stands, Drills, Hangers, and Mill Gearing, Tanks, Hot-water 
Boilers, Oil Separators, Cutting-off Machines, Pneumatic 
Rivetting Hammer, 8 Drilling Machines. 


On view Monday, October П, from 10 a.m. to 4 p.m. 
Admission by catalogue only. 


Catalogues, which are in course of preparation, may be had 
at the Depot, or of the Auctioneers, Messrs. 


EDWARDS, SON & BIGWOOD, 


158, Edmund Street, Birmingham, 
and 94, High Street, Bromsgrove. 9435 
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MINISTRY ОЕ MUNITIONS, 
BY DIRECTION OF THE DISPOSAL BOARD 


(Plant and Machinery Section). 
HIGHLY IMPORTANT SALE OF VALUABLE 


SHIPYARD PLANT, 


MACHINE TOOLS, MARINE ENGINES, 
ELECTRIC MOTORS, &с. CONTRACTORS’ - PLANT, 
WOOD-WORKING MACHINERY and LAUNDRY PLANT. 


At National Shipyards, Beachiey, Portishead & Portbury. 
At the ROYAL HOTEL, BRISTOL, 
On WEDNESDAY & THURSDAY, SEPTEMBER 28th & 30th, 


Commencing First Day at 11 a.m., and Second Day at 10.30 а.ш. 
prompt, 
Including the following :— 


NEW ELECTRICAL PLANT, MOTORS, ёс. 


59 Electric Motors and Starters, 440 volts 3-phase, 50 cycles 
(one each 6, 10, 15, 16, 20, 26, 50, 60, : 5, and 430 B. H. P., and 
two each 8 and 25 B. H. p., three each 12 7515 30 B. H. P., seven 40 
B. H. P., and thirty-two Th в.н.ь.). 

Two Portable Motor Generating Sets, Motor A.C., 440 volts, 
3 phase, 50 cycles; Generator D.C., 110 volts, mounted on 
covered-in bogey. Makers: Lancashire Dynamo Co. 

Seven Quasi-Arc Welding Sets, 110 volts p.c. 

Six 100-k. v. A. Transformers, 440 volts, by Brush Electric 
per pueden Co., Ltd. 

Ironclad Distribution Boards, constructed on the unit 
system and suitable for controlling’ 440 volts, 3 phase, 3-wire 
circuits feeding induction motors (four main and fifteen sub- 
main), by Parmiter, Hope & Sugden. 

One B.T.H. Ironclad Triple Pole Oil Switch. 

About 2 miles Electric Cable on Drums. 

One 44-Kw. Generating Set (petrol driven). 

On view Monday to Friday, September 90th to 94th, and 
Monday to Wednesday, September 27th to 29th, on production 
of Catulogue. 

Further particulars and catalogues free obtainable (when 
ready) from the Auctioneer, Mr. 


CHARLES D. PHILLIPS, 


Princes Chambers, St. John’s Square, Cardiff. 
Telegrams: ‘* Realize,” Cardiff. Telephone: 317 Cardiff. 2170 


MINISTRY OF MUNITIONS. 


BY DIRECTION OF THE DISPOSAL BOARD 
(Plant and Machinery Section). 


FOR SALE BY PUBLIC TENDER 


3 STEAM GENERATING SETS 


(DIRECT-COUPLED), 
By Messrs. W. Н. ALLEN, SON & Co., Ltd. 


ONE Set 600 1-н.р. Т.Е. Generating Set. Engine Cylinders 
13 in. and 20 in. and 30 in. by 18 in., maker’s No., 5,690, 
speed 325 R. P. M., steam pressure 150 lb. sq. in., Generator 
375 Kw., 920/250 volts, shunt wound, by Westinghouse, 
maker's No., B15,611. 


One Set 1,080 1-н.р., Т.Е. Generating Set. Engine Cylinders 
18 in. and 27 in. and 44 in. by 16 in., maker’s No., 9,600, 
speed 280 R.P.M., steam pressure 150 Ib. Sq. in. Generator, 
750 кү. 220/250 volts, shunt wound, by Westinghouse, 
maker's No., 23,619. 
One Set 580 1-н.Р., T.F. Generating Set. Engine Cylinders 
15 in. and 22 in. and 33 in. by 13 in., maker’s No., 8,306, 
speed 325 R.P.M., steam pressure 150 lb. sq. in. Generator, 
400 Kw., 990/950 volts, shunt wound, by Westinghouse, 
maker's No. , B23,070. 
Two Condensing Plants, by Worthington & Allen, ав under: 
(1) 1,800 sq. ft. cooling surface condenser.  Circulating 
Pump, 1,350 о.Р.м. and 40 ft. head, and 30-н.р. Motor 
(direct coupled). Three-throw vertical Air Pump and 
Motor. 

(2) 2,500 sq. ft. cooling surface condenser, 25 in. vacuum, 
with barometer and 30 in. and cooling water and 80 deg. 
F. 10 in. Circulating Pump and Motor. Duplex Air 
Pump апа Motor. Lying at N.F.F., Chilwell. 


Tenders close 10 a.m., SEPTEMBER 30th, 1920. 


For tender forms and permits to view apply to Тнв Con- 
TROLLER, D.B.1 (E), Charing Cross Embankment Buildings, 
W.C. 2. 2186 


LT 
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MINISTRY OF MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD. 
(Plant and Machinery Section.) 


IMPORTANT SALE 


Machinery, Plant, & Electrical Equipment, 


46, COMMERCIAL ROAD, 


ON 


TUESDAY, 19th OCTOBER, and the Following Day К necessary, 
at 12 o'olook. 
Including :— 


7 Petrol Electric and Motor Generator Sets, with Coventry 
Simplex, Keighley, Aster, Austin, and Barlow Petrol Engines 
and Generators, by Phoenix Dynamo Co., E. C. C., B.T.H., an 
large quantity of spares. 

Electric Light Engine, by Ransome, Sims & Jefferies, with 
Dynamo, by Watts & Co., 110 volt, 400 amps. 

Triple Expansion Engine, by Belliss & Morcom, with 460/ 
500 volt, 60U-kw. Shunt Wound Dynamo, by Dick Kerr, with 
surface condenser, steam-driven air pump, centrifugal circulat- 
ing pump, coupled to 64-H.P. D.C. Motor, grease separator, &c. 

133 tons of Electric Cable, Telegraph and Telephone Stores, 
Miners’ Tools and Stores, Field Switch Boards, Electric 
Inspection Lamps, &c. 

10 Water Tube Boilers, from 1,100 to 1,700 m.r., by Nor- 
mand, Thornycroft, and Reed. 

878 Torpedo Engines. 

32 Ships’ Rotary and other Pumps, by Broadfoot, Stone, 
Willcox, &c., and quantity of spares. | 

20 Steam-driven Winches, left and. right handed, tested 
to 34 tons, by Lynn & Co. 

Motor-driven Saw Bench, by Robinson & Son. 

CO, Machine, by Haslam. 

24,800 Fire Bars. 

45,000 feet of Fire Bar Iron. 

7 Transporting Carriages for boats, boilers, &c. 


May be viewed on application to the Officers in Charge of 
the various Sections on production of Catalogue (price 6d.), 
obtainable of the Auctioneers, Messrs. 


KING & KING, 


46, Commercial Road, Portsmouth, 
and 5, Clarendon Road, Southsea. 


Telegrams: ''Kings," Portsmouth. Telephone: 3213 and 
3511. 2536 


MINISTRY OF MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD. 


(Plant and Machinery Seotion.) 


PORTSMOUTH, 


TO CONTRACTORS, ENGINEERS AND OTHERS. 


SALE BY PUBLIC AUCTION 


PLANT & MACHINERY, 


C.S. Depot 93, GREENFORD, MIDDLESEX. 


About 5 minutes’ walk from Greenford Station (G.W. Rly.) and 
25 minutes from Sudbury Hill Station (on Underground District 
Rly.) or South Harrow (G.C. Rly.) 


ON 


TUESDAY, OCTOBER 12th, 


at 11 o'clock precisely. 
Comprising :— 


Hand Paper Baling Press, Shafting. 30 Pullevs, 91 Hangers, 
36 Plummer Blocks, 99 Brasses, 126 Wood Rollers, 24 Caps, 
10 Strap Forks. 

Two Moulding Machines, Steel Plant, 3 Dryers, by Hind 
and Lund. "4o 
37 Shell Cleaning Machines, 21 Shell Weighing Machines. 

6-in. Centre Wood Turners’ Lathe, 30-in. Bandsaw. 

2A-in. and 30-in, Grindstones, Double-ended Emery Grinder, 
8 Hand Air Pumps, Blacksmith’s Forge, 4 Braizing Hearths, 
two Bench Shears, Bages for extension ladders. 

Van Norman Milling Machine. 


Vertical Drilling Machine, 6 in. Stroke Shaping Machine. 

5-in. and 6-in. Centre S.S. and S.C. Lathes. 

Emery Grinder, Tool and Cutter Grinder. 

Earth Pin Cases. Telegraph Poles, Electric Cable, Bell 
and Copper Wire. 

Two Electric Ventilating Fans, Electric Tool Grinder, 12-1n. 
Hacksaw, Ammeter, Rheostats, Switches, Resistance Coils, 
pue Glue Pot, Cyclone Electric Fan, Fuse Boxes, Electric 

ells. 

Two 4-5-kw. Holmes-Austin Lighting Seta. 

One l-H.P., two $-н.Р., and three 10-H.p. А.С. and p.c. 
Motors.. | 

One 90-cwt. and two 350-Ib. Platform Weighing Machines, 
Beam and Brass Scoop Scales, Weights, 3 Roarers, Whistle, 
Galvanised Duct, Hand Lever, Boiler Feed, Suction and 
Benzol Pumps, Destructor, Shell Testing Machine. 

32 (60 gall.) Jacketed Jam Boilers. 

13 Hand Vacuum Cleaners, 3 Stencil Cutting Machines. 

6 Coupled Locomotive, 2 ft. 6 in. gauge, 8 and 9-H. p. 
Portable Engines. , 

51 Tram Trollevs, 4 ft. by 3 ft. (94 in. gauge). 

Mining Derrick Crane, 2 Crab Winches, 1,000 Sleepers, 
Condenser Tank. 

4 Concrete Mixers, by Goodwin, Barsby & Co., and Lee. 

120ft. Steel Chimney Shaft. 

Boiler Tubes, Steam Piping and Bends, Gauge Chambers, 
Drip Pans, and Travs, 72 Ever-ready Batteries, 6 Electric 
Hand Lamps, 42 Electric Torch Bulbs, 2 Electric Gas Lighters, 
9 Electric Lainps. ` 

One-ton Portable Shop Crane. 

2,056 reels of Greased Silk, Office and other Furniture. 


As detailed in Catalogue certain of the above items will be 
sold as lying at the R.A.F. Stations at Feltham, Northolt, 
Hounslow, Uxbridge, West Drayton, and C.S. Depot, Hayes, 
where same can be inspected by the Auctioneers order to 
view. 


t 
On view privately by order from the Auctioneers, and day 
prior to and morning of sale. 


For Catalogues apply to the Auctioneers, Messrs. 


BRADSHAW, BROWN & CO. 


(Partners, Geo. Ernest Nye and Walter K. Meyers), 
Billiter Square Buildings, London, E.C.3. 
Telephone: Avenue 144. 


To Engineers, Art & Sheet Metal Workers, Tool Makers and Others. 


2546 


BETEMAL ENGINEERS, Ltd., incorporating 
THE VAUGHAN ENGINEERING WORKS, Ltd., 
22, Cross Street, Islington, М. 


IMPORTANT SALE of HIGH-CLASS 


SURPLUS PLANT, MACHINERY, STOCK, &c., 


comprising :— 

Milling, Punching, and Shearing Machines, Power Presses, 
Precision Lathes. 

HEAVY GEARED MILLER No. 4, by MIDGELEY SUT- 
CLIFFE. 

46 NEW GOSWELL EMERY BAND GRINDERS. 

14 NEW LORCH LATHE COUNTERSHAFTS. 

HEAVY GEARED PUNCHING AND SHEARING 
MACHINE FOR #-in. BAR. 

6-іп. RAPID SAWING MACHINE, by HERBERT. 

SINGLE-PIIASE CENTURY 30-u.P. ELECTRIC MOTOR. 

Also several other Motors, Goliath ’’ Power Hammer, 
Smiths’ Shop Equipment, including Anvils, Tongs, Forges, Хе. 

And various other items. Also:— 

Office Furniture, Time Recording Clock and a LARGE 
QUANTITY OF STOCK, including :— 

Cushman and other Chucks, Engineers’ Sinall Tools, Drills, 
Micrometers, Gauges, Cutters, Taps and Dies, Die Nuts, 
and other Miscellaneous Items. 

Included in the sale will be the patent rights of the 
“ VASCA" COWL, being a smoke cure and ventilator com- 
bined, together with a large quantity of completed and un- 
completed cowls. 


LEOPOLD FARMER & SONS, 
Will SELL the Above by AUCTION, 


ON THE PREMISES, 


On TUESDAY, 12th OCTOBER, 1920, 


Ат 11 oCro-x. 


On view day previous and morning of sale. 


Catalogues of the Auctioneers, 46, Gresham Street, Bank, 
Е.С. 2, and 61, High Road, Kilburn, N. W. 6. 25 


September 24, 1920. 


SITUATIONS VACANT. 
Latest time for receiving, B p.m. Wedneeday. 


NEWCASTLE-UPON-TYNE ELECTRIC SUPPLY CO. 


THE NEWCASTLE-UPON-TYNE ELECTRIC SUPPLY 
CO., LTD., invite applications from Engineers, the duties 
being to take charge of an eight-hour shift (48 hours per week) 
under the direction of the Charge Engineer at North Tees 
Power Station, near Middlesbrough. The work will mainly 

| IN connection with the efficient burning of fuel, and ap- 
plicants should have had previous experience in such work. 

The steaming capacity of the boiler house is 420,000 lb. 
per hour at 475 lb. pressure. 

Starting salary £350 per annum and E.P.E.A. conditions. 

Excellent opportunities for advancement. 

The following particulurs will be required :— 

Summary of technical training. 

Positions previously held; present position. 

Age, height. 

Whether married or single. 

Copies of references. 

The selected candidates will be required to reside in the 
Company's garden village (semi-detached villas), which is 
within easy distance of the Power Station. 

Apply ENGINEER, Carville Power Station, Wallsend-on-Tyne. 

2535 


BOROUGH OF BACUP. 


APPLICATIONS are invited for the position of Engineer 
and Manager of the Corporation’s Electricity Undertaking. 
The Corporation is a Distributing Authority only, electricity 
being purchased in bulk from Rawtenstall to the extent of 
about 1,600 kilowatts. Applicants must have а thorough 
knowledge of E.H.T., three-phase transmission and distribu- 
tion, and must also be experienced in the Commercial Man- 
agement of Electricity Undertakings. Salary £450 per annum 
and 5 per cent. on the net profit after payment of capital and 
other charges. 

Applications, stating age, and giving details of training and 
experience, and accompanied by copies of three recent testi- 
monials, to be sent to the undersigned, endorsed '' Enginéer 
and Manager," not later than SEPTEMBER 27th, 1920. Can- 


vassing will disqualify. 
ALLEN G. BROOM, 


Town Clerk. 
Town Clerk's Office, 
Bacup. 
September 9th, 1920. 2410 


INDIA. 


ELECTRIC SUPPLY AND TRACTION COMPANY in India 
invite applications for the position of Chief Engineer and 
General Manager of their undertakings. Candidates must 
— have had a thorough workshep and College training, with 
subsequent extensive experience in all branches of the con- 


struction, operation, and administration of Electric Supply - 


and Tramway Undertakings. Age between 36 and 42. Good 

salary will be paid to a first-class man. 
Applications, stating age, salary required, education, &c., 
to be forwarded to N. A. I., c/o Streets, 30, Cornhill, Е.С. З. 
2593 


SALES MANAGER, MIDLANDS. 


REQUIRED immediately by Electrical Manufacturing Con- 
cern, energetic up-to-date man to fill above vacancy. Must 
have knowledge of, and be able to promote and expand, export 
trade, also intimate with sales, organisation on scientific lines, 
knowledge of languages а recommendation. Salary and com- 
mission £500-£750 dependent on results obtained. 

Applicants should enclose copies of testimonials and state 
age, full experience, training, when at liberty, to 2632, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London, E.C. 4. 


ENGINEER-SALESMAN. 


A PROGRESSIVE firm of Engineers, with established con- 
nection, requires smart experienced Selling Engineer to handle 
high-grade Switchgear, Control Gear, Cable, and Electric 
Motors in South Yorkshire and Derbyshire. One with con- 
nection preferred. Salary commission, travelling expenses 
paid. State salary required. Only first-class men need apply. 
Applications, giving age, experience, and testimonials, to 
2486, ELECTRICAL Review, 4, Ludgate Hill, London, E.C. 4. 


ST. HELENS EDUCATION COMMITTEEE. 


ELECTRICAL, ENGINEERING TEACHER wanted for the 
St. Helens Municipal Technical School. Salary £350 per 
annum. | 

Apply at once to the SECRETARY FOR EpvucaTion, Education 
Office, St. Helens. 

Education Office, St. Helens. 


September 17th, 1920. 2569 
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SITUATIONS VACANT.—Continued. 


METROPOLITAN BOROUGH OF HACKNEY. 


THE OOUNCIL of the Metropolitan Borough of Hackney 
invite applications for the following appointments on the 
staff, viz. :— 

BoRovaH TREASURER AND ACCOUNTANT'S DEPARTMENT. 


Appointment No. (2).—Electricity Accounts and Ledger 
Clerk (salary £275 per annum; Class 3). 

Appointment No. (4).—General Accounts Clerk in Electricity 
Section (Class 5, salary £182 per annum, with increments 
augmented to bring the same up to £4 per week, if over 21 
years of age; if 16 years of age, £78 per annum; 17 years, 
£91; 18 years, £110; 19 years, £130; and 90 years, £156 per 
annum). 

ELECTRICITY DEPARTMENT. , 


Appointment No. (11).—General Clerk (Class 5, salary same 
as Appointment No. (4)). 

Appointment No. (12).—Sales Department Salesman (salary 
4220 per annum, Class 4). | : 

The salary to be paid in each case is a commencing one 
only, with annual increments according to the particular 
Class, the salaries appertaining to which have, at the present 
time, only been tentatively fixed by the Council. 

The salaries paid will be subject to the statutory deductions 
according to the provisions of the Council’s Superannuation 
Act, 1908. 

With the exception of appointments numbered (4) and (11) 
applicants must be over 21 years of age. 

The persons appointed must have had previous experience 
and be fully competent to discharge satisfactorily and eff- 
ciently the duties appertaining to the office, particulars of 
which accompany the form of application, and will be required 
to give the whole of their time to the duties, and not be 
allowed to take any private business or other paid employment. 

Each appointment will be held during the pleasure of the 
Council, subject to one month’s notice on either side. 

The persons appointed will be required to pass satisfactorily 
a medical examination within 14 days of appointment, and 
before entering upon the duties. 

Applications must be made on printed forms to be obtained 
from the undersigned on receipt of a stamped, addressed 
(foolscap) envelope, and be accompanied by copies of not 
more than three recent testimonials. The applications are 
to be endorsed Appointment No. —,’’ as the case may be, 
and delivered not later than 5 o'clock p.m., on TUESDAY, 
OcToBER 12th, 1920. 

Canvassing members of the Council directly or indirectly. 
i3 strictly prohibited and will be deemed a disqualification. 


NORMAN SCORGIE, 


Acting Town Clerk. 
Town Hall, Hackney, E. 8. 
September 91st, 1920. 2639 


FEDERATED MALAY STATES ANG STRAITS SETTLEMENTS. 


TELEGRAPH ENGINEERS required by the Government 
of the Federated Malay States and Straits Settlements for the 
Posts and Telegraphs Department, for 3 years' service with 
possible permanency. Salary 360 dollars per month, rising 
annually by 15 dollars per month to 600 dollars per month, 
with a temporary war bonus of 20 per cent. of salary. The 
sterling value of the dollar is at present fixed by the Govern- 
ment at 2s. 4d. Free passages provided. Special qualifications 
required: А thorough technical knowledge and good practical 
experience of all systems of telegraphy, line construction and 
maintenance, including surveying and estimating for new 
lines, laying, maintaining, and testing all classes of telegraph 
and telephone cables, installing and maintaining magneto lamp 
signalling and common battery telephone exchange systems, 
and a practical knowledge of electric lighting. | | 

Candidates, age 94 to 30, preferably single, and with experi- 
ence in the Engineering Department of the British Post Office, 
should apply at once, in writing, giving age and brief details 
of experience, and quoting M / Straits 9849/ F. M. S. 10, 054, to the 
Crown Agents for the Colonies, 4, Millbank, London, S. W. I. 
Applicants must have served in some branch of His Majesty's 
Forces during the late war unless satisfactory reasons for not 
having done so can be furnished. 2551 


, PP! dd ð2 V EE АЕННАН ОШЫН ынал 
MIDDLESEX EDUCATION COMMITTEE. 


WILLESDEN POLYTECHNIC.—Electrical Department.— 
An Assistant is required for the Evening Classes, commenc- 
ing September 27th. Salary 178. 6d. per evening. 
Applications, stating experience and qualifications, should 
be sent to the Principat, The Willesden Polytechnic, Priory 
Park Road, Kilburn, N.W. 6. 2589 


a БАА ОЕ НАРЫ d 


PLUMBING-JOINTERS. 


REQUIRED for India and the East, several E.H.T. Plumbing 
Jointers, none but thoroughly first-class men required. 
Apply, with copies of last three testimonials, to Contract 
Department, Callender's Cable & Construction Co., Ltd., 
Hamilton House, Victoria Embankment, E.C. 2538 
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SITUATIONS "VACANT.- Continued. 


TANGANYIKA TERRITORY. 


TELEGRAPH ENGINEERING ASSISTANTS required by 
the Government of Tanganyika Territory (formerly German 
East Africa) for service in the Posts and Telegraphs Depart- 
ment for one tour of 20 to 30 months, with possible perman- 
ency. Salary £350 per annum, rising by annual increments 
of £15 to £100 per annum. A local allowance, equivalent to 
50 per cent. of salary, is at present payable to compensate 
for the loss of purchasing power of the rupee, the rate of 
exchange of which is now fixed at rupees 10 to the £. An 
outfit allowance of £30 is payable on first appointment. 
Quarters free of rent, and first-class passages provided. 
Liberal leave in England on full salary. 

Candidates, age 26-35, single, who are thoroughly trained 
in telegraph and telephone engineering, and possess adminis- 
trative and organising ability, preferably with experience in 
the Post Oflice Engineering Department, should apply at 
once, in writing, to the Crown Agents for the Colonies, 4, 
Millbank, London, S.W.1, giving age, and brief details of 
experience, and quoting M/Tang. 10001/2. Applicants must 
have served in some branch of His Majesty’s Forces during 
the late war unless satisfactory reasons for not having done 
so can be furnished. 


HUDDERSFIELD TECHNICAL COLLEGE. 


AN ASSISTANT LECTURER in Electrical Engineering i8 
required at once. Commencing salary £300. 

Applications should be addressed to the Principat, Tech- 
nical College, Huddersfield, as soon as possible. 


T. THORPE, 


Secretary. 


2227 


BURGH OF FALKIRK. 


WANTED, Plumber Jointer. Must be experienced in all 
classes of Electric Cables, High and Low Tension. 

State age, experience, and wage required, Electricity Works, 
Falkirk. 2558 


HECKMONDWIKE. 


CABLE JOINTER required. p.c. 3-wire system. 


Reply, stating experience and wages required to ELECTRICITY 
Works, lleckmondwike. 2605 


ELECTRICAL POWER ENGINEERS’ ASSOCIATION. 


— — 


STALYBRIDGE, Hype, MossLEY, AND DukINFIRLD TRAMWAYS 
AND ELECTRICITY BOARD; WORCESTER CORPORATION. 


ALI, Engineers, before accepting any position on the staffs 
of the above Undertakings, are recommended to communicate 


with the undersigned. 
W. ARTHUR JONES, 
General Beeretary. 
6666 


Cheap prepaid Advertisements are inserted under this heading at the rate 
© One Penny Per Word (minimum 1s.). Three Consecutive Insertions for 
tLe price of two, if ordered and prepaid with first insertion. 

Box Number and EvectricaL Revikw address count as seven words. 


LL-round Electrician. fully conversant with the making of 
accumulators. Only first-class man need apply. — 2601, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


RMATURE and Stator Winder wanted. Good wages and 
permanency to right man. — 2359, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


RMATURE Winder wanted, with previous experience in small 
dynamos and starters for motor-car work. Man who can 
carry out complete tests on car dynamos and starters preferred. 
Only men experienced in the above need apply. Good wages 
and permanency to the right man. Manchester district.—465, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


RMATURE Winders, first class men only; А.С. and D.C. 
repairs.—Armature Repairing & Supply Co., 794, Strand, 
Swansea. 2631 


P ds Designer required with experience in design of 

direct or alternating current machinery.—A pply in writing, 
stating experience, training, salary, to the General Electric Co., 
Witton Works, Birminghum. 2481 


SSISTANT Designer wanted for well-known firm of control 
gear makers. Applicant must be alive, with ideas. not a 
copyist. Good opening for good man.— Write, statıng age, par- 
ticulars of education, experience and salary required, to 4691, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


SSISTANT Engineer required for St. Albans, in the near 

future. Applicants should have had experience in mains 
work and in dealing with consumers. Preference given to ex- 
service man, Salary £300 per annum.—Apply to Chief Engineer, 


North Metropolitan Electric Power Supply Co., Manor House 
Othces, Finsbury Park, N. 4. 2583 
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SITUATIONS VACANT.— Continued. 


SSISTANT Mains Engineer required for light and power 
company, Ceylon ; single, 26/30; salary Rs. 450 per month 

and quarters.—Apply Laurie & Co., Employment Specialists (Eug. 
Dep.), 28, Basinghall Street, E.C. No preliminary fee. 1857 


3 Т required to take charge of outside mains work and 
installation department.— Apply, stating age. experience, 


technical training, also salary required, to W. F. Fennell, M. I. E. E. 


Engineer and Manager, Electric Supply Co., Ltd., Northwich, 
Cheshire. 2609 


YR Corporation. Wanted, a Shift Engineer, with experience 

in running turbo-alternators, rotaries, and D.C. plant. Wages 

88s., increasing to 948. per week, including all bonuses.—Apply, 
stating age and full particulars of training and experience, to 
The Burgh Electrical Engineer, Ayr. 2171 


Ю USINESS getter required at once with first-class connection, 

and able to influence business for well established firm of 
electrical contractors. Good salary tothe right man.—Apply 2625, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


[ys required, able to take charge of small turbine and 

reciprocating plant and do а certain amount of small running 
repairs, H.T. and D.C. supply with battery. Wages 1s. per hour 
plus 39s. 6d. and 124%.—Apply, atating age and experience, to 
Resident Engineer, The North Metropolitan Electric Power Supply 
Co., Hertford. »" 2594 


JH PEUTBID Ато Welder wanted, preferably used to tram rail 

repairs; must have electrica] knowledge to superintendent 
plant; willing to go abroad for short period.—Reply by letter, 
stating age, experience, salary required for this country, to 2603, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRIC Lamps. Good Pump Room Foreman wanted ; Mid- 
lands. Good salary and bonus to first-class ап, —2338, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRIOAL Engineer, age about 25 to 30, for large importing 
House in Chile to assist in management uf electrical depart- 
ment, must be capable of preparing and estimating for lighting, 
telephone and power transmission echemes. Some sales experience 
in electrical accessories required.—Write, stating age, experience 
and salary required, 4848, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


F Engineer for Switchgear required. Must be 
thoroughly conversant with modern switching systems and 
protective devices. Experience in the preparation of complete 
specifications for power and sub- station switchgear essential. 
State age, experience, and salary required, &c. Manchester dis- 
trict.—2522, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICAL Engineer, wanted to take charge of power, light, 
heat, &c.—Apply for particulars, Hudson Scott & Sons. Ltd., 
Carlisle. 4810 


LECTRICAL Engineer, well up in marine work, &c., wanted ; 
must be fully qualified and used to contracting. — State 
experience and wages required, Broady, Albert Copper and Brass 
Works, Hull. 4512 


LECTRICAL Engineer, with sound technical training wanted, 

as Assistant Instructor in a correspondence school of elec- 

trical engineering.—Write, stating age, qualifications and salary 

required, to Box F., 2640, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


NGINEER wanted at once, actual experience in construction 
work, inspection and testing of steam and electrical plant 
essential.—Apply, with details of age, condition, experience and 
training, pay required, to 2175, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


NGINEER'S Agent, London, requires capable, energetic 
assistant. Must have had sound experience on the com- 
mercial side in manufacturers' or engineers' office, preferably 
engineering training, certain amount of outside selling experience. 
Give full particulars of present and past employment. age. 
remuneration required.—2030, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


XPERIENCED Electrical Engineer required to take full 
charge of important colliery plant. both surface and under- 
ground; colliery experience indispensable. Liberal salary paid to 
suitable applicant.—Apply, with references, stating salary required, 
Sneyd Collieries. Ltd., Burslem. 28504 


IRST-Class Shorthand Typist required, used to electrical terms, 
Apply, stating experience, &c., to Ward & Goldstone, Ltd.. 
Salford, Manchester. 2368 


OREMAN, exderienced, for machine shop, electrical switchyear 
factory, South Midlands. Good production man in capstan. 
press and small repetition parts; knowledge of sheet metal work 
an advantage.—Write. stating full details, experience, age, salary. 
Box 68, Sells, Fleet Street, E.C. 1800 


EE A competent young woman required to take 

control of large armature winding rooms in West London. 
practical experience with small armatures and stators eesential.— 
Reply. giving particulars of experience and salary required. to 
2556, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 

UNIOR Clerk required for the costing department of Cable 
e Works, previous experience in а similar capacity essential.— 
Full particulars and salary, to Enfield Cable Works, Ltd., Brims- 
down, Middlesex. 2043 


м, 


To unm Е 


required. —2221, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 
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SITUATIONS VACANT .—Continued. 


Ta Draughtsman wanted for electrical engineers’ works, 
S.E. district, with slight knowledge of switchboard esti- 
mating. — Write, stating age, experience and salary, to 4648, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ETER and Instrument Calibrators wanted by Metropolitan- 
Vickers Electrical Co., Ltd.. Trafford Park, Manchester. 
Applicants must possess good technical knowledge of this class of 
work.—Apply to Employment Department at above address, stating 
age, experience and salary required. 2418 


LUMBER-Jointer required for Contract work, used to Jointing 
E.H.T. three-core lead covered and armoured cables. Willing 
to trave).— 25 72. ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


RODUCTION Engineer wanted for switchgear engineers, North 

of England. Must have had good practical and theoretical 
training and be thoroughly energetic.—Write, stating previous 
experience, age and salary expected, to North, c/o Taylers, 30, Fleet 
Street. London, E.C. 4. 2456 


ELIEF Charge Engineer required in a London power station ; 
must have had theoretical and mechanical training ; previous 
electrical experience in undertaking desirable; salary under con- 
sideration ; present inclusive salary £6 3s. weekly.—Apply in first 
instance by letter, Chief Engineer, 50, Eden Grove, Holloway, 
London, N. 7. 2607 


EPRESENTATIVE.—Capable experienced Salesman of good 
address required by leading wholesale house, to handle 
domestic electrical appliances (cleaners, washers, &o.); hardware 
or electrical experience useful but not essential. Remuneration 
by salary and commission. — State age, experience and salary 
required, to 2538, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


EPRESENTATIVE position offered to energetic men who are 
prepared to introduce business in telephone installation on 
rental and maintenance basis. Preperence given to those conver- 
sant with inter-communication telephones, salary and good com- 
mission.— Apply, A.B.. Manchester Private Telephone & Electrio 
Lighting Co., 25. Cooper Street, Manchester. 4415 


EPRESENTATIVES (Provincial) wanted for Lalley Light and 
Power Plant. Must be conversant with this class of work, 

have a thorough knowledge of the trade, and preferably have 
established connection ; must be acquainted with all technical 
details as to plant operations, wiring, &c., and be competent to 
advise ; salary and commission ; applications confidentially treated. 
—State age, experience, &c., to Studebaker, Ltd., Lighting Plant 
Department, Great Portland Street, W. 1. 2611 


EST Room Assistants and Improvers wanted immediately by a 

firm in North London. Applicants must have had experience 

in calibrating and adjusting moving coil and moving iron instru- 

ments.—Apply, in first instance, to 2198, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


HE Electro Dynamic Construction Co. Ltd., 4, New Croes 
Road, S.E. 14. have vacancies for improvers in their fitting 
and winding shops. State age and salary required. 4773 


RAVELLER wanted by a firm of electrical contractors. Know- 
ledge of trade essential, connection with architects, clubs, 
institutions and hotels a recommendation. Salary and good com- 
mission ; partially disabled man not objected to.—Apply, Monday 
or Tuesday 12 am., Elect-Ma," Caledonia Street, King's Cross, N. 
4754 


WO Experienced Assistants required in transformer and switch- 
gear testing department ; state age, experience and salary 
required.—Johnson & Phillips. Ltd., Charlton, S.E. 7. 2600 


ANTED, А.С. Armature Winders skilled on general repair 
work. Only first-class men need apply. Fares paid.— 
Western Engineering Co., Swansea. 9135 


ANTED. an Assistant Engineer in a small private generating 
station of under 1.000 kilowatts. Duties will consist of 

seven 8-hour shifts. and must be able to carry out repairs to high- 
speed machinery. continuous current dynamos, B. & W. and multi- 
tubular boilers and auxiliary plant, including accumulators. 
Salary £250 per annum.— Apply. enclosing full particulars of 
training and experience. to 4769, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


ANTED Armature Winders, reliable men, used to A.C. and 
D.C. rewind and repairs.—Apply Fitt Bros. & Davies, Ltd., 
Atlantic Engineering Works, New Cut Road, Swansea. 2415 


ANTED at once. in Cleveland district, Wireman for overhead 
work. connecting consumers, &с. Only experienced man 


ANTED, first-class Linesman for large collieries in South 
Wales. Must be experienced in heavy overhead transmis- 

sion lines up to 11,000 volts. Lattice and tubular pole construo- 
tion, Capable of handling men.—Apply, stating age. experience 
and wages, to 2520. ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ANTED, man possessing а technical and practical knowledge 

of boilers, engines, turbines and electrical machinery, to 

whom might be delegated the maintenance and operation of the 

plant and machinery in a power-station of over 8,000 xw. Candi- 

dates ghould fully detail training. experience (positions filled with 

resumé of duties attached thereto) and where obtained.—State age 

and remuneration expected to 4768, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


SITUATIONS VACANT.—Continwea. 


WS TED, Brakesmen and Overhaulers used to tramway work. 
State age, wage and experience. — Yorkshire (W.D.) 


Electric Tramways, Liversedge, Yorks. 4630 


ANTED, Young Man to take charge of alternating current 
instrument testing department. One having both practical 

and technical experience preferred.— Apply. stating age. experience, 
and salary required, Everett, Edgcumbe & Co., Collindale Works, 
Hendon. 2526 


APPOINTMENTS FILLED. 
BOROUGH OF MOTHERWELL. 


Blectricity Department. 


APPOINTMENT OF BOROUGH ELECTRICAL ENGINEER. 


THE TOWN COUNCIL OF MOTHERWELL Sich to thank 
all applicants for the above post, and to inform them that 
the situation has now been filled. 


Dissatisfaction having been so eften expressed that unsuccessful applicants are 
left in ignorance of the fact that the position applied for has been filled, may we 
Suggest that advertisers notify us to that effeot when they have arrived ata 
decision. We will then insert а notice free of charge under this heading. 


OX 4653 (Assistant for Estimating Department); Box 4298 
(Contract and Estimating Electrical Engineer); Sun Elec- 
trical Co., Ltd. (Assistant Works Manager). 


SITUATIONS WANTED. 


Cheap prepaid Advertisements are Inserted under this heading at the rate 
One Penny Per Word (minimum 1s.). Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and ELxCTrICAL Review address count as seven words, 


‚А.А. Buyer non-ferrous metals. steel. iron and all raw 
materials, desires change, capable take charge purchasing 
Department.—4795, ELECTRICAL REVIEW, 4, Ludyate Hill, London. 


COMMERCIAL Engineer, who can efficiently handle any 

electrical proposition from enquiry to order, desires respon- 
sible appointment. Prospects more important than initial salary. 
Practical and theoretical training, 18 years’ experience, good 
references.— 1818, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


YOUNG man, ten years’ sales experience with present em- 
ployers (leading electrical manufacturers), now assistant 
manager in provinces, willing to consider change. Administrative 
or well- paid representation.— 1751, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


DVERTISER (age 20), thoroughly trained, testing department 

largest telegraph cable works, also wireless, seeks opening 

cable manufacturers or others where wider experienoe obtainable. 
— 4139, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


DVERTISER, electrical and mechanical, 10 years’ lighting and 

power installation, test-bed and marine experience, desires 

post in East. East Africa, India or China. Excellent references.— 
482], ELECTRICAL REVIEW, 4, Ludgate Hill London. 


DVERTISER (21), desires opening with electrical firm. Well 
educated, qualified and experienced. two years charge amall 
power seta, also storage batteries, &c. Careful, responsible, highest 
references. Prospecta desired.—1797, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


DVERTISER (24) seeks berth: anything electrical or me- 
chanical. Estimating. Excellent theoretical training.— 66, 


Winchester Street, N ottingham. 


DV ERTISER (27), ex Service, desires position, London or South 
Coast; used to factory maintenance of D.C. Motors, lignts, 
telephones.—B., 12. Sidney Road, Waltham Cross. 1659 


DVERTISER (30), desires to represent first-class firm, and 
push sale of electrical materiala and modern electrical 
appliances. Well-known to electrical contractors, and large indus- 
trial and small power and lighting consumers. in the supply areas 
of South Staffordshire. State termg.—1708, ELECTRICAL REVIEW, 
4, Ludgate Hill, London — — — — — 
MBITIOUS Young Man (23) desires progressive appointment 
with firm manufacturing electrical instruments or wireless 
apparatus. Three years experience in charge wireless stations; 
one and a half years' test-room experience with well-known firm 
instrument makers. First-class certificate radiotelegraphy. I. C. S. 
student. In or near London preferred.— 4704, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 
PPRENTICE, youth (16), sharp, five years secondary school, 
seeks start in good all-round electrical engineering firm, 
premium offered.— 4660, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. J ² ö 
RMATURE Winder (28), new and repair, all types; 14 years' 
experience. London district preferred, — 1555, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


SSISTANT (19), seeks eituation in electrica] stores or office, 
three years practical experience, also some technical know- 
ledge, referenoes.— Herbert, 128, Uxbridge Road, W. 12. 4817 
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SITUATIONS WANTED.—Coninued. 


CEEE PE 
Bo accessories, fittings, conduits and heating apparatus. 
Advertiser seeks appointment, has thorough knowledge of 
all markets, both buying and selling, or would consider post as 
Manager of department of wholesale house dealing with above 
lines.— 4674, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


Ct Engineer, experienced, desires berth.— 2851, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London 


3 20 years’ experience in manufacture of А.С. and D.C. 
plant, estimating and correspondence, now at liberty.—4 837, 
ELECTRICAL REVIEW, 4. Ludgate Hill, London. 


— M M M M 


B Soldier desires permanent situation Electrician ; 
experienced telephone bells, lighting, also motors; take 
charge small building. S.W. London preferred.—“ Electrician,” 
29, Gassiott Road, Tooting, S.W. 4662 


RIVER-Fitter (24), ex-service, disengaged; experienced Diesel, 
gas, oil, petrol. Good references.—‘' Electro,” 15, High Street, 
Crawley, Sussex. 4726 


LECTRICAL Engineer, as Junior Shift or switchboard. Steam 
and Diesel experience, repairs, А.С. and D.C., three years’ 
apprenticeship, good refs, ex-R.A.F.—Wateon, 4, High Street, 
Windsor. 4783 


LECTRICAL Engineer, desiring change, requires position of 

trust; varied experience. Capable of taking charge of copper 

wire-drawing department.—4637, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


LEOTRICAL Engineer, over 20 years' experienoe, seeks post in 

charge of electric plant, pumping and laundry machinery, &c. 

Own repairs, wiring, Ko. Institution or country house.—1824, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LBOTRICAL Engineer, thorough technical training, requires 

position as foreman; 30 years’ experience; well up in esti- 

mating, all branches.—4744, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 9 ͤ K ates he 


. Engineer (26), Grad. I. E. E., desires change as 
Draughtaman, Techuical Assistant, Estimator or Sales. 
Thorough theoretical and practical training; five years D. O.; 
experienced electric switchgear, motor control gear and apparat us. 
—4829, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICAL Engineer (28), I.E.E., desires ohange, 11 years' 

theoretical, practical and commercial experience. Capable 

of controlling men, good personality, excellent references.—4636, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICAL Fitter and Tester requires change of situation ; 

at present has charge of above work in repair shop ; would 

accept position as Engineer in charge of industrial works, home or 
abroad.—41669, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICIAN, А.С. and D.C., first-class Fitter and Turner, 19 
years' experience, manufacturing, testing, erecting апа 
central-station maintenance, desires situation on plant or outaide 
erecting ; good technical knowledge. Good references. Distance 
immaterial.— Engineer," 102, Grosvenor Road, London, N. 5. 4852 


LECTRICIAN, oompetent, wants work.—Mayo, 687, Wands- 
worth Road, 8.W. 8. 4681 


LECTRICIAN desires permanent situation ; good experience 
telephones, lighting and motors ; S.W. London preferred.— 
4663, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICIAN, disengaged, qualified, all branches, young.— 
4642, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICIAN (Foreman. 48), disengaged ; used to all systems, 
30 years’ experience ; town or oountry.—W., 100, Lowden 


Road. 8 E. 24. 4855 
LECTRICIAN, plant or wiring, long experience ; any job, any 
distance.—71, Kent House Road, Sydenham. 4670 


LECTRICIAN seeks job, light, power, telephones, charge or 
otherwise ; instal, maintain or repairs.—Jones, 41, Warwick 
Road, Edmonton. 4835 


LECTRICIAN, thorough knowledge all descriptions wiring 
and maintenance work; ten years’ reference, age 26. —Miller, 
118, Hambrough Road. Southall, Middlesex. 1805 


LECTRICIAN, 14 years’ experience, light, bells, power, any 
system. — R. 5. Queen's Road. Daltston, N. E. 4847 


LECTRICIAN-Engineer (33), geeks situation, charge of private 
plant, town or country, 18 years’ experience, electrical and 
maintenance, married, good references.—Sanders, High Street. 
Twyford, Hants. _ 4643 


LECTRICIAN - Mechanic seeks position in factory, power 

station or private estate; erection or care and maintenance, 

A.C. Or D.C. ; excellent references ; good experience in the running 

and repairs of high and slow-speed steam engines. including 

Willans central valve, also Lancashire and B. & W. boilers. Good 

technical education. Conscientious worker. Any district.—41513, 
ELECTRICAL REVIEW, 4, LudgatelHill, London. 


— — —b -— — — 


LECTRICIAN-Wireman and Mate, 14 years' experience, all 


systems; town or country, any district. — '' Electrician.” 
Gray's Cottage. Basingstoke Road. Reading. 4839 
Тау PVO IPOs UA MN. cou tees e. ЧОУ 


LECTRICIAN - Wireman. disengaged, 15 years’ experience 
all branches.—P., 22, Stepney Green Dwellings, London, E. 
4651 
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SITUATIONS WANTED.—Continued. 


LECTRICIAN-Wireman experienced, pre-war, Town or Country 
—D., 153, Albany Street, N.W. 1. 4799 


LECTRICIAN-Wireman, 16 years' experienoe, disengaged, all 

branches. — “ Electrician,” 2, Kenninghall Road, Clapton. 

Я 4766 

LECTRICIANS (two), desire permanenoy in or near London, 

works or factory. Maintenance and erection, well ex- 

perienced all systems, non-society.—4733, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


LECTRO-Medical Apparatus and Instrument Mechanic re- 
quires post. Expert repairer.—4761, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. р 


NERGETIC Man (31), desires position, long experience. 

quotations, enquiries, interviewing, buying, in accessories, 

fittings, &c. Excellent references.—4832, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


NGINEER (age 38), 20 years’ experience, marine, W.T. Boilers, 
high speed steam plants, turbines, heavy internal combustion, 
refriferation, and power station experience, ex-service technical 
officer, desires appointment.—4714, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


NGINEEB (electrical and mechanical) 20 years’ experience 

lighting and power installations, cable and overhead work, 

desires resident post. Excellent reforences.—4638, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


NGINEER, Mechanical, electrical, seeks situation, charge or 
maintenance, long varied experience, late in ohaige. 
Mechanical and electrical department and maintenance of general 
plant of Public Works.—4825, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


NGINEEB-Electrician, experienc2d with all classes of plants, 
desires responsible post. — 2850, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


NGINEER-Electrician, seeks charge of private plant, experi- 
ence fitting, turning, steam and oil engines, pumpe and 
accumulators, maintenance repairs.—'' Engineer," 5, Mead Villas, 
Chandlersford, Hants. 4780 


NGINEER-Electrioian, working (38), seeks situation, experi- 
enced with running suction gas, paraffin, and semi-Diesel 
engines, to 150 E. P., erecting and maintenance of D.C. planta, 
wiring and repairs for supply station, private and factory plants, 
energetic, reliable, start any time, any distance.—4807, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


NGINEER-in-Charge seeks position, central station and large 
works’ experience.—C. E. H,c/o Mr. Chorley, Bramble House, 
Fleet, Hants. 4735 


STATE Electrician requires situation; lighting, pumping 
sawing, &c.. own repairs; 20 years’ references, single, dis 
engaged.— 4788, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


X-Soldier desires permanent situation Electrician ; take charge 

small building; experienced both А.С. and D.C. work. S. W. 

district London preferred.—4664, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. | 


[RST-Class Armature winders 'improver, 3 years’ experience on 
tramways and other repairs (repairlshop experience), seeks 
change.— 4843, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


.[MBST - Class Work wanted by Electrician ; 14 years experience 

repair and test shops, mains, wiring and power station work. 
Ex-service man, single, age 28.—4831, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ITTER-Driver requires situation ; 12 years’ experience steam, 
oil and semi-Diesel engines. Late R.A.F. power station.— 
W. Wakeford, Pease Pottage Hill, Crawley, Sussex. 4641 


OREMAN Instrument Maker; switchgear, telegraph, wireless 
and ammeters; 20 years’ experience; age 36; now free.— 
4620, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


MPROVER Electrician (26), home or abroad, experience А.С. 
D.C.. 1j years army, 4 years sea, pre-war. Good references.— 
P. A. Hawes, 1, Victoria Avenue, Gravesend, Kent. 4833 


NSTRUMENT Maker, electrical and wireless, skilled (age 32) 
pre-war experience, now free; London distriot preferred.— 
4621, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


I STRUMENT Maker seeksjemployment.—J. Haynes, 44, Lough- 
borough Road, Brixton, London, S. W. 9. 1699 


AN. previously used wiring, lighting, bells. maintenance. seeks 
situation. Non-society. In confidence.— 4846, ELECTRICAL 
REVIEW, 4, Ludgute Hill, London. 


№ ANAGER and Engineer of proved ability, and over 18 years’ 

exceptional experience in the complete development and 
manufacture of various electrical apparatus, wants responsible 
administrative position, tactful, good organiser and able to take 
complete responsibility.— 4730, ELECTRICAL REVIEW, 4, Ludyate 
Hill, London. 


N Engineer, with good organising ability, seeks 

position with progressive firm manufacturing А.С. and D.C. 
ironclad switchgear and motor control gear.—4822, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


s =œ 
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R and repairer, used to all types А.с. and D.O., 
wants change. near London preferred.—4796, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


ORWEGIAN Electrical Engineer (25) desires position in 
Britain. Three years' experience on hydro-eleotrio power 
plant, about one year on radio and telephone plant, and one year 
sales engineer with largest electrical firm in Norway.—Bernhard 
T. Helleten, Stavanger, Norway. 4656 


UALIFIED Engineer, University man, sound practical train- 

ing, desires position as technical assistant to power station, 

consulting or contracting engineers.—4688, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ALES Manager. Good connection amongst exporters and 
wholesale firme. London and provincial.—4765, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


НЕГ Engineer, 22, desires change, four years D.C. central 
station, semi-Diesel oil, reciprocating steam engines, water- 
tube boilers, competent maintenance, repairs, referenoes, secondary 
school, also three years’ Army experience. Would like position 
Improver, gain experience А.О, turbines, &o. Moderate salary, 
good worker for engineer interested.—I. Dean, Sea-Close House, 
Combe-Martin. 4791 


PECIFICATION Clerk desires position im Midlands, used to 
compiling miüterial lista from dsewings.—4794, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


ECHNICAU Clerk, experienced, with commercial and municipal 

accounts, coste, wages, Ko., knowledge of electrical machinery 

generally, epeciality welding systems, shorthand typist.—2633, 
ELBOFRICAL REVIEW, 4, Ludgate Hill, London. 


ELEPHONE Fitter and Assistant, required for intercom, work, 
only first-class hands need apply. with references and expe- 
rience.—4808, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


—Ó — —M —— — — — — —— — 


EUEPHONE Mechanic desires situation ; construction or 

maintenance; all systems, including automatic. London 

ot provinces. — 4748, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


ANTED, position with Electrical Firm or large plant to 
supervise and take oharge of outside work, interview 
prospective customers, lay out jobs. generally assist in advancing 
business, and use the toole when necessary. References cover 
14 years as wireman, electrician, salesman. engineer-in-charge, Ko. 
Age 29, single and ex-Service man.— 1830, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


IREMAN and Mate, long experience, any distance. —“ Elec- 
trician, 330, Deacon Street. Walworth, S. E. 4741 


IREMAN (competent), all systems, lighting, heating. power, 
plant and oar lighting.—'' Electrician." 23, Bolwell Street, 
London, S. E. II. 4811 


[REMAN (good all round). requires re- engagement. Simplex, 
casing, screw barrel, good references.—Tomlins, Randall 
Lodge, Grand Drive, Raynes Park, S. W. 19. 4828 


IREMAN wants job (London district preferred); 20 years 
all-round experience ; good references.—4853, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


IREMAN (22), disengaged, 6 years' experience lighting and 
power; town or country.— F. J. S., 20, Clarence Road, 


Tottenham, N. 15. 4666 
IREMAN'8 Improver (20), requires situation, ex-service, 
disengaged.— Brooks, 16, Thornhill Road, N. I. 4711 


IREMAN'S Mate requires situation.—Apply T. Pike, Junr,, 
34, Lilford Road, Camberwell, London, S. E. 5. 4185 


ORKS Electrician (29), single, erection, maintenance, light- 
ing. Distance no object, home or abroad.—4655, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


‘Yours (16), disengaged. seeks job as electrician's mate, two 
years.—A.B., 122, Totterdown Street. Tooting. 8.W.17. 4827 


OUTH (16), 14 years’ experience in general engineering works, 
wishes to better himself in first-class engineering or electrical 
works.—16, Junction Road, Lower Edmonton. 1834 


OUTH (17), good secondary education, Oxford local senior 

physics and mathematics, year's electrical course, desires 

apprenticeship to reliable firm as electrical engineer, London 
.—1658, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


Vourn (18), desires change as Junior Shift Engineer; four 

years’ experience of Diesel engines. also А.С. and р C. supply. 
. Skene, New Place Cottage, Farnham Lane, Haslemere. 4759 
„üb ĩ ĩðĩiVuù ff 


OUTH (18), good education and reference, seeks start in 
electrical engineering.—L. Griffi u, 9, Church Street, Basing- 
ke, Hante. 4826 


‘Yorn (19), Electrical Student, three years experience in 

i А.С. and D.O. generating station, single-phase, seeks poat as 

: Drover for Junior Shift Engineer.—4712, ELECTRICAL REVIEW, 
» Ludgate Hill, London. 


PARTNERSHIPS. 


Advertisements are inserted under this heading at 1s. 04. per Hine. 


DVERTISER having sole rights for England for important 
Allied factory producing electric wires and cables at competi- 

tive prices desires to meet gentleman, thoroughly experienced and 
with first-class connection amongst the largest users, with view to 
developing the business in England.—Wood, 64, Bristol Road, 
Birmingham. Phone: Midland 2839. 4838 


AGENCIES. 


Advertisements are inserted under this heading at 1s. 94, per line. 


AGENTS WANTED. 


A LONDON FIRM of Electrical Engineers and Manufacturers 
are open to appoint one or two keen and live men as exclusive 
representatives in certain specified areas in the United King- 
dom for the sale of its specialities. Remuneration in the first 
place on а commission basis together with expenses, and keen 
men who are able to introduce large busmess a very attractive 
proposition can be put forward. 

Applicants should give full particulars of their experience, 
training, and connection. 


2452, ELECTRICAL Review, 4, Ludgate Hill, London, Е.С. 4. 


THE HACKBRIDGE CABLE CO., LTD., 


DESIRE to appoint agents for the sale of their Rubber, Paper 
and Bitumen insulated Cables in 


SouTH WALES AND NEWCASTLE DISTRICTS. 


Applications are invited. 
Address, with full information, HackBRipGE CaBLE Co., 
Lro., Hackbridge, Surrey. 2598 


GENT Wanted on commission for the whole of South Wales, 
for Silk Shades, Accessories, &o., first-class live man with 

good connection only.— Hodgkins, 186, London Road, Westcliff-on- 
Sea. 4787 


GENTS wanted in the following towns for the sale of a 

Continental A. O. Motor: Bristol, Swanse« Manchester, 

Norwich, Liverpool, Bradford.—2612, ELECTRICAL REVIEW, 4, Lud- 
gate Hill, London. 


N Established London Firm wish to act as selling Agents for 
manufacturers of electrical gear and accessories ; experienced 
direction, technical and commerocial.—25°6, ELECTRICAL REVIEW, 


4, Ludgate Hill, London. 
RAZIL.—Manufacturers desiring representation by a well- 
established house in Brazil, with an adequate sales organi- 
sation throughout the country, are requested to write to 4809, 
ELECTRICAL REVIEW, 4, Ludpate Hill, London. 


ONDON Firm of Electrical Contractors are desirous of getting 

into communication with gentlemen who are abl to introduce 

business on a commission basis.—4812, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ANUFAOTURERS' Agent, controlling Agenoies for Electrical 
Accessories and Conduit desires to communicate with a whole- 

sale house, preferably with a Provincial connection, with a view to 
oo-operation.— 4849, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ANUFACTURERS, specialising in А.С. and рс. Motors, 

1 50 H.P., requie agents in most Countries (except Britieh 
Isles).—Applications, giving proposed ter:itory, to Higgs Bros., 
Sand Pits. Birmingham. 2581 


РЕНО Agenta required for single. two апа three-phase Eleotrio 
Motors; all periodicities and voltages.—2550, ELECTRICAL 
REVIEW, 4, T udgate Hill, London. 


HE British Pilocollan Machine Fixing Co., Ltd., desire to 
appoint Sole Agents for their Pilooollan" anti-vibratory 
method of fixing machinery without the aid of bolts, screws, &o., in 
the Southern, Western, Eastern and Home Counties, parta of the 
Midlands, Durham, Northumberland and North Wales.—Apply, 
with references, to the Company at 3, Victoria Street, London, 
R.W. 1. 2566 
АКТЕР, Agent for the sale of Accumulatois for central 
stations and house lighting, also Portable Batteries, in 
Birmingham district and the Midlands.—2531, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


EDUCATIONAL NOTICES. 


Latest time for receiving, D p.m. Wednesday. 
NORTHAMPTON POLYTECHNIC INSTITUTE, 


280, St. JOHN STREET, LONDON, E.C.1. 


Ewening Technical Courses 
in all branches of MECHANICAL and ELECTRICAL ENGINEERING 
will commence on MONDAY, SEPTEMBER 27th, 1920. 
FULL TIME SESSIONAL DAY COURSES in Engineering and in Technical 
Optics will commence оп the 4th October, 1920. 


The Laboratories, both Mechanical and Electrical, are well equipped with 
modern apparatus which, on the Mechunical side, provides for specialisation 
in Automobile and Aeronautical Engineering, and, on the Electrical side, for 
specialisation in Alternate and Continuous Current Work, in Radio-Telegraphy 
and Telephony, and in Electrical Testing. 

R. MULLINEUX WALMSLEY, р.Во., Principal. 9614 
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NOTICES RELATING TO PATENTS. 
Latest time for receiving, B p.m. Wednesday. 


Telephones : Central 12600, London. Central 6484, Birmingham. 


HAROLD J. C. FORRESTER, cra 


Chartered Patent Agent 
and Oensulting Engineer. 


JESSEL CHAMBERS. 88, 89, 90. CHANCERY LANE, LONDON, w.e 
CENTRAL HOUSE, 76, NEW STREET, BIRMINGHAM. 


PATENTS, TRADE MARKS & DESIGNS 
IN ALL COUNTRIES. 
LEWIS WM. GOOLD, A.I.MECH.E. 

Chartered Patent Agent, Consulting Engineer, Enrolled U.8.4. Patent Attorney. 
Automobile aad Electrical Dep.: ROWLAND L. GOOLD, 
Assoctate of the Institution af Automobile Engineers, Associate Inst. E.E., C.P.A., Р.С.Ё, 
Lelegrams;: Diplomacy.“ B'ham. Telephone: Central 3700 
Б CORPORATION STREET, BIRMINGHAM. 


John E. Raworth & Moss, 


75, Vistoria Street 
' WESTMINSTER. 8.W.1. Chartered Patent Agents. 


THE owners of British Patent No. 9555/11, entitled ‘‘ Motor 
for Transmitting to a Distance Continuous or Intermittent 
Angular Movements," desire to dispose of the Patent, or to 
enter into working arrangements under licence with an in- 
terested firm. 

A copy of the specification and particulars may be obtained 
from HERTFOnD Recorp Co., Lro., Lindsey House, 59, Lin- 
coln’s Inn Fields, London, W.C. 2. 256 


OFFICIAL NOTICES. 
Latest time for receiving, B p.m. Wednesday. 


COMMONWEALTH OF AUSTRALIA. 


Postmaster-General’s Department. 
TENDERS are invited up to NovEMBER Ord, 1920, for the 
supply to the Postmaster-General's Department, South Aus- 
кы, of Telephone Instruments in accordance with Schedule 


Tender forms, &c., are available on application at the office 


of the High Commissioner for Australia, Room 406, Australia 


House, Strand, W 
GEO. H. WISE 
2185 Postmaster-Oeneral. 


COMMONWEALTH OF AUSTRALIA. 


Postmaster-General's Department. 


TENDERS are invited up to OcrosER 6th, 1920, for the 
supply to the Postnaster-General' 8 Department, State of 
Queensland, of Instruments and Parts, in accordance with 
Schedule No. 499. 

Tender forms, &c., may be obtained on application at the 
office of the High ‘Commissioner for Australia, Room 406 
Australia House, Strand, . 9. 

GEO. H. WISE, 


2183 ; Postmaster-General. 


COMMONWEALTH OF AUSTRALIA. 


Postmaster-General's Department. 


Р 


TENDERS аге invited up to Остовев 20th, 1920, for the 
supply to the Postmaster-General's Department, State of 
South Australia, of :— 

(a) Telegraph Instruments, as per Schedule No. 546, and 

(b) Telephone Instruments, as per Schedule No. 6549. 

Tender forms, &c., are obtainable on application at the 
office of the High Commissioner for Australia, Room 406, 
Australia House, Strand, W.C. 2. 

GEO. Н. WISE, 
конш Пиш 


COMMONWEALTH ОР AUSTRALIA. 


aie — — 


Postmaster: General’s Department. 
TENDERS are invited jor the supply to the Postmaster- 
General's Department in Queensland of :— 
(a) Protectors, Schedule 505 (closing 30/11/90). 
(b) Iron Poles, Schedule 506 (closing 24/11/20). 
(c) Protected Cable Terminals and VE Distributing 
Boxes, Schedule 507 (closing 24/11/20 
Tender Forms, &c., may be obtained on Mules tin at 
the Oflice of the High Commissioner for Australia, Room 406, 
Australia House Strand, W.C. 2 
GEO. H. WISE, 
emp 
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OFFICIAL NOTICES Continued. 


CITY OF BRADFORD. 


THE BRADFORD CORFORATION invite Tenders for the 


supply, delivery, and erection of the following :— 

Contract '' R.160," Two Natural-draught Chimney-type 
Cooling Towers, Pipe Work, Troughing, Valves, &c. 

Tenders must be for the whole of the work included in 
the Contract. 

Copies of the Specification, General Conditions of Contract, 
Form of Tender, &c., may be obtained from Mr. Thomas 


Roles, City Electrical Engineer and Manager, Electricity 


Offices, Town Hall, Bradford, on payment of the sum of one 
guinea. Additional copies of the Specification, &c., may be 
obtained on payment of the sum of half-a-guinea per copy. 
The sums paid will only be refunded upon receipt of a 


bona-fide Tender, with the return of all the documents in. 


good condition, and after the Tenders have been adjudicated 
upon. 


Sealed Tenders, on the {ering provided, must be sent, fully 


filled in, to me, not later than 10 a.m. on THURSDAY, OCTOBER 
28th, 1920, endorsed Tender for Electricity Works Con- 
tract R. 160. 

The Contract will be let subject to the Fair Contracts 
Clauses of the Bradford Corporation, which may be seen at 
the Town Clerk's Office. The accepted Contractor will be 
required to sign a print of such Clauses. 

The lowest or any Tender will not necessarily be accepted. 


N. L. FLEMING, 
Town Hall, Bradford. Town Clerk. 
September 18th, 1990. 2589 


COMMONWEALTH OF AUSTRALIA. 


Postmaster-General's Department. 
TENDERS are invited up to NovEMBER 2th, 1920, and 


· NOVEMBER 10th, 1920, respectively, for the supply to the 


Postmaster-General’s Department (a) in New South Wales, 
of Telegraph and Telephone Instruments and Switchboard 
Parts in accordance with Schedule No. 753, and (b) in South 
Australia, of Telephone Instruments, in accordance with 
Schedule No. 547. 

Tender Forms, &c., may be obtained on application at the 
Office. of the High Commissioner for Australia, Room 406, 
Australia House, Strand, W. C. 2. Q573 
Айыына COS po ALUKA Lei CE NEU DOOR EP CR NR di cdd. 


COUNTY BOROUGH OF SOUTHAMPTON. 


Electrical Plant. 


THE CORPORATION invite Tenders for the supply, delivery, 
erection, testing, and starting to work of one 5,000-kilowatt, 
3-phase, 50 periods, 6,600 volts Turbo Alternator, complete 
with condensing Plant and Accessories. 

Specifications and forms of tender may be obtained of the 
Borough Electrical Engineer (Mr. W. G. Turner), Electricity 


Works, Western Shore, Southampton, on payment of a de- 


posit of £2 2s., which will be refunded on receipt of a bona- 
fide tender. 

Sealed tenders. endorsed ‘‘ Turbo Alternator," must be 
delivered at the Town Clerk’s Office not later than 12 o’clock 
noon on Остовев 8th, 1990. 

No pledge is given to accept the lowest or any tender. 


R. R. LINTHORNE, 
Town Clerk. 
September 18th, 1920. 2562 


ROCHDALE UNION. 


THE GUARDIANS invite names of firins prepared to tender 
for the installation of new telephones at their institution and 
Hospital at Birch Hill, near Rochdale. 

For particulars write to the Clerk to the Guardians, Union 
Offices, Rochdale. 2568 


F. WIGGINS & SONS. 


M ICA т иш umi 


FOR INSULATION. 
102, 103 & 104, Minories, LONDON, E 1 


Largest Stock on the 4 


[ELECT TRICAL e. ENGINEERING DEVELOPMENT 


SN. VIC TOPIA * WE SIMINSIEP. LONDON. UN 


Specialists n 

THE DEVELOPMENT OF ELECTRICAL INVENTIONS. 
THE SALE OF BRITISH @ FOREIGN PATENTS, 
THE ARRANGEMENT OF EXPORT AGENCIES. 


И\ REPRESENTATIVES IN ALL PRINCIPAL COUNTR/ES 


Owing te pressure ов our space, several Advertisements have been unavoidably orowded- out. 


“ 


———— ш — е 


. September 24, 1920.] THE ELECTRICAL REYIEW SUPPLEMENT. | 41 


N. C. ©), 
PORTABLE INSTRUMENTS 


Portable. Sub-Standard 
Multi - Range Voltmeter. 


Multi range dynamometer type Voltmeter, sub- 
standard pattern suitable for -Alternating and 
Portable Sub-Standard Continuous Currents. Instruments fitted in- polished 
Moti Rango уишн: lock-up wooden case with mirror scale, and — 


pointer. 


' р d 
FEC B 21 i, ott i 
^4 
i „57 444 TETTI T ^ 


Wr A лыны 1009 0 HI 1000 HVOVPTOCS 612111190 820060006 ESDAS TAPER A OOUREDEDG | 80900006 DR 0042 SAROSA IB LED 4RI 0007131912408 


Portable > 
Soft-Iron Ammeter. | 


* N.C.S." Portable Amicis in polished wood сазе, 
moving coil type for continuous current only ; moving 
iron type for continuous and alternating currents. 


N.C.S. Portable 
Ammeter, 


The “OHMER” 
Portable Insulation Testing Set. 


This testing set possesses many very distinct advantages 
over all other Ohmmeters, and it is the lightest, best 
and cheapest instrument of its kind on the market. 
It is built to stand rough handling, reads directly in 
megohms, and is ‘independent of ‘the voltage or speed 
of the generator, and. weighs less than 14 lbs. 


The ‘‘'OHMER'"’ 
Insulation Testing Set. 


NALDER BROS. & THOMPSON, LTD., 
97a, Dalston Lane, 
1 2865. LON DON, E. S. 'OCCLUDE, KINLAND, LONDAH 
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“Srouclad Exide” 


Let Vehicle Battery Charging Level your Load 


You may not be able to obtain the above result, but vehicle 


battery charging at noon time and night will help fill in the 
valleys in your load curve. 


YOUR own successfuly working ELECTRIC LORRY is 
the best means of extending their use in your town. 


© 2 ELECTRICAL 
«m (1, 11 STORAGE Co. 
: LIMITED ы 
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unn AUTOMATIC PUMPS ELECTRICALLY 
- OPERATED FOR ALL -PURPOSES, 


DEEP OR SHALLOW WELL. 


COMPLETE SUCTION PUMP SYSTEMS 


from 120 to 1080 Gallons per Hour. 
Ooerated by + to 2-H.P. Motors. 


DEEP WELL PUMPS MANUFACTURED 


in Capacities up to and including 
2,000 Gallons per Hour. 


Write for Particulars and Illustrated Pamphlets to the SOLE CONCESSIONAIRES — 


T.B.S. ELECTRICAL CONSTRUCTION CO., LTD., 


| 

| 

: No. 140a. — ———— 

weste aims” LOW & STANDARD VOLTAGES SUPPLIED. 


| 68, Victoria Street, Westminster, LONDON, S.W. 1. 
: Telegrams: '" AGTROWNAW, SOWEST LONDON." Telephone: VICTORIA 1972. 
| AGENCIES NOW BEING PLACED. 


BELLING 


No. 200. “Sunflower.” 


BELLING 


202a. TABLE:COOKER. 


BELLING 


No. 8. BOILER. 


PRICE 20/- 


PRICE 60% 


Single Heat, 750 watts. Loading 750 watts. 
A Splendid Selling Line. dn Complete with 3-Heat Switch, Connector 

| PRICE 45 l- and Lamp Adaptor. 
BOILS, FRIES & TOASTS. Loading 600 watts. BOILS, FRIES, TOASTS & GRILLS. 


“Wonderfully Useful.” 
JUST THE THING FOR THE BEDROOM. 


OUR NEW 40-PAGE CATALOGUE NOW READY. 


"Evory Cataloguo Solis a Fire." 


BELLING & CO., r, Fg, EDMONTON, LONDON, N. 18. 


THE ELECTRICAL REVIEW SUPPLEMENT. [September A, 1920. 


EQUIP 
YOUR 
|. SWITCH BOARDS 


44 


>, 
a — 2 22 


. INSTRUMENTS. 


` We shall be pleased to quote for all : 
types of A.C. and D.C. Measuring 
EK Instruments, Automatic Battery Cut 
| d | In and Cut Outs, Circuit Breakers, 
: Eur) Record Ohmmeters, Cirscale .and 
| Portables, etc., etc. 


THE RECORD ELECTRICAL CO., LTD., 


INSTRUMENT MAKERS, 
BROADHEATH, - - MANCHESTER. 


Tele: Altrincham 164. 'Grams: Infusion Altrincham. 


= 21 + 


TURNOCK'S EARTHING GRIP 


PATENT No. 143172. 
Made in all sizes and delivered from stock. 


LIMP CLOTH. 40 PAGES. PRICE їз. 6d., POST FREE їз. 8d. 


THE CONDUCTOMETER AND. ELECTRICAL 
CONDUCTIVITY, — — 


By ROLLO APPLEYARD. 


The ELECTRICAL REVIEW, Ltd., 4, Ludgate Hili, London, E.C.4 


Solid ns | 
1 еа А 99 
throughout Vice, “SiS TGFL EX 
вашеш E" GREY INDIA & SUPERFINE EGYPTIAN TAPES 
кача uci ELECTRICAL INSULATION. 
Prices, í" ... 7d. each. Prices, 11" '... 15. 3d. each. 3 Large Locke *of all widths and qualities always on hand, 
1, iu 8d. „ ; pu 13, 2 ds. ва. „ à * also ` 
EE A „ = WEBS. SLEEVINGS AND COTTON TWIN Es. 


Carriage charged under 1 gross. Sample free. COMPETITIVE PRICES. PROMPT DELIVERY. 


G, TURNOCE, — {SPICER BROTHERS, L™ `` 


41, HIGH STREET, ASTON, BIRMINGHAM. 


- Prices and ERES on Sune cation. 
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6 9 CEILING 

QUIKLOK’ roses 
Following the great success of our 
Cleat Type Ceiling Roses, we anticipate 
a great demand for the new pattern 


(Cat. No. A 426) for ordinary internal 


wiring. Pendants wired in half the time 


Stock delivery. Send for Samples 
and Quotation. 


The British Thomson-Houston Co Ltd 
Mazda House, 77 Upper Thames St. London E.C.4 


Ф. 
\ 
M 
PS 
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electric 4 
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“WALSALL” 
CONDUITS, FITTINGS AND ACCESSORIES, 


Manufactured by: 


write for The WALSALL Hardware Manufacturing Co., Ltd., . H- м. co.” 


29 e e А 
our now Hatherton Works, Specialists in Every- 


tal в à à : 
ä Ablewell Street, WALSALL. foe Witing. 


. [| Г, Г, | n 
Adjustable “ GRID” Switch Fittings. Slip Joint. 
Complete with “CRABTREE” Quick Make and Break Switches. . 
| Patent No. 102404. 5 Ampere. 


Screwed. 
Grip 
Continuity. 


WALSALL, 
LOKD)N, 
MANCHESTER, 


BIRMINGHAM . 
and 
LIVERPOOL. 


Supplied im any number of Swritoh Ways. 


NOTE THE AMPLE WIRING SPACE. 


Our Foundry is the largest in Great Britain solely engaged in the production of Conduit Fittings. 
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THE WESTMINSTER ENGINEERING CO., LTD., 


Victoria Road, Willesden Willesden Junction, N.W. 10. 


Box Type Carbon Brush Holder 


Over 10,000 supplied to 


tt Lighting and Power Com- 
‘EN panies for Commutators 
18 3; \ and Slip | Rings. 
147 1 

Ed: | Spring entirely enclosed. 
+ 2 Space occupied. 

Е Pressure in direot line 
immediately over centre 
of brush. 

Substantially made and 
no screws or parts that 


can get loose. 
Easy adjustment when 
running if necessary. 
Can be made te suit any Machine 
Recommended for Turbo Dynamos. 


Telephones: 1700 WILLESDEN. 


Telegrame : 
" REGENOY, PHONE, LONDONS 
> RET 


SCREW HOOKS WITH SLOTTED INSULATORS, 


No. 9, 2-1п. long. No. 10, 18 In. long. 
No, 11. 2 In. long. 
| Will take Thick Flexibles. 


F. RYMAN, 116, Livery St., BIRMINGHAM. 


ma. 108, cocus "T. STANDARD AND MINIATURE, | 
aiso GENERAL ACCESSORIES. 


FREDERICK RYMAN, "ими 


WE 
MANUFACTURE 


CUTOUTS. _ 
CEILING ROSES. 
CHINA WALL PLUGS. 
H/W ADAPTORS. 
FUSE BOARDS. 
BRASS BELL PUSHES. 
DOOR CONTACTS. 


LARGE STOOKS OF 


Electrical Accessories. 


Sole London Agents for 


The *LOTOC" BELLS. 
THE SWIFT ELECTRICAL, LTD., 


6, CORK STREET, 
OLD BOND STREET, W. t. 


"Phone: Telegrams : 
REOENT 6084. SWIFLECTRA REG, LONDON." 
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SHEETS, RODS, TUBES, BUSHES, DISCS, WASHERS. 


AUSTIN & HAYES, "эн тонну 


“ Austayes, Higate, London.“ Telephone: 1476 Hornsey. 


rr HOUSING SCHEMES ... 
BASTIAN METERS 


Solling in Thousands. 
THE BASTIAN METER CO., Ltd., 


Bartholomew Works, Kentish Town, N.W.B. 


& CASINGS. 
BLOCKS, CLEATS 
BOARDS FOR SWITCHES 
in Stock and made to any Design. 
ACCUMULATOR OASES and 
BATTERY ВО: BOXES Made to Order. 


Please write for Latest Illustrated Price List. 


J. F. & G. HARRIS, Loo. 


TIMBER MERCHANTS AND MOULDING MANUFACTURERS, 

SAWING, PLANING, MOULDING & GENERAL WOODWORKING MILL&— 
58a, WILSON ST., FINSBURY, LONDON, E.6.2. 

Telephone No. : 1168 London Wall. Telegrams: '' Fandecors, Finsquare, London.’ 


7. ea CLEPHONES 


LOUD D . fo 
A | e ZA 
WATER- 


ADOPTED BY 
С MANY FOREIGN. GOVERNMENTS 


CI] THE LEADING STEAMSHIP LINES. 


COVERS 


None Better than 


——є———- — —— — —— 
— —— FCÜ ſ— — —[P— нане 
ON «а - € m 


—— UN Made in all sizes 
— — and shapes for Bells, 
JUS KT | Telephones, Light- 
ing, Ignition, Pocket 
Lamps and every 
purpose. 


Ordinary Standard 
Round size from 
28. each retail. 


(Liberal discount to the trade.) 


Send your Enquiries te:— 


The Semaphore 
Engineering Co., 


Limited, 

Dry Battery Specialists, 
Advanoe Works, Jew's Row, 
Wandsworth, London, S.W.18. 

"Phone : Battersea 1838. 
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"САМТІЕ 
SWITCHES 


THE 


CANTIE SWITCH CO., LTD., 


have removed to their New Works, 


LEIGHTON STREET, NOTTINGHAM, 


QUICK DELIVERY 


can be given as we are now 
making all our own Iron 
Castings. 


IRONCLAD SWITCHES . 
CHANGEOVERS SWITCH FUSES 
IRONCLAD FUSEBOARDS 
SWITCHBOARDS 
CONTROLLER GEAR 


EIDPIANN's 


B 


M 


NS 
= e Sheets of all thick: 
EO ЕБ nesses from homm. 
upwards Endless rolls 
and Stripes from лоо imm Oiled varnished 
and micanised барат Varies insulating and 
stamped pieces PRESSPAN: éJNSULATING: MATE 
BIALWORKS FOR THE ELECTRICAL BRANCH: FORMERLY 


WEE 


Ask for quo: 
tations with’; 
samples 


PE 
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"SIACC" 


CHEAPEST 
AND 
. EFFICIENT | 


TEST MADE BY LARGE CORPORATION 
ON THESE FITTINGS. 


i" STACC ELBOW. 


Millivolt drop Millivolt drop. 
5 amps. Elbow Tube 17 us 1°32 
10 „ T „ 34 27 
20 „ К „ 675 «492 
40 „ 135 " 1075 


AVERAGE CONDUCTIVITY 80 5 per cent. 


STEEL TUBES & CONDUIT CO., 


ALICE STREET, KEIGHLEY. 


Td: 266. 


UITAE 
: We are exhibiting at the : 
= MACHINE TOOL & EN. = 
= GINEERING EXHIBITION, = 
= OLYMPIA, = 
= SEPTEMBER. 4th to 25th, = 
= STAND > 
- “THE COVENTRY” : 
: REPETITION CO., LTD., 
= TELEPHONE : COVENTRY. ть. всадмз, = 
= 878 “REPETITION, COVENTRY.” = 
MENU T 
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Make a Note 
in your Diary 
TO PAY A VISIT TO 


JACKSON 


ELECTRIC STOVE CO, LTD, 


New Showrooms 
NOW OPEN at 143, Sloane St., London, S.W. 1 


(adjoining Sloane Square). 


We would welcome the opportunity 
to show you our complete range of 
Electrical Cooking and Heating 
‚ Apparatus, and also to acquaint you 
with details of our | 
| NEW ORGANISATION, | 
NEW PLANT EQUIPMENT, 
NEW IDEAS, and | 
Scheme of Co-operative Service. 
The Showroom is open from 9.30 
a.m. to 6.0 p.m, and 9.30 a.m. to 
1.0 p.m. Saturdays. 


JACKSON 


ELECTRIC COOKERS & HEATERS 


A. = 3 — -m — "m 
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pe ‘REASON: v 
Г MIDGET 


DELIVERY 


FROM 


STOCK 


HOUSING SCHEMES 


There is NO non-starting loss, and does not limit Consumers Consumption. 
There is neither wear nor friction. NO MOVING PARTS. 
REGISTRATION ACCURATE AT ALL LOADS. Voltage drop low. 
Adjustments and Tests Unnecessary after Meter is Installed. 
Short-circuiting impossible. Large overload capacity. MAINTENANCE—NIL ! 


FIVE YEARS’ GUARANTEE. 


"AEN MFG. CO., LTD., : BRIGHTON. 


Telephone: P.O. 336. 


UM | — Жж —————— | ——— i —————— 1 


Telegrams: Reason, Brighton. 
— SSS %,... L OO) 4L 1c mM. i} 
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ТТТ 


REPAIRS 


to all types of Electrical 
Machinery. 


NORTH 2066. 
WHITE, JACOBY & Co., Ld., 


Bayham piaco, CAMDEN Музы, LONDON, N.W. t. 
Established 189 


ARMATURES REWOUND. 


DYNAMOS AND MOTORS REPAIRED. 
MANUFACTURERS OF RESISTANCES FOR EVERY CONCEIVABLE PURPOSE. 


a "Phone: 4109 Central. 
Telegrams: Ohmic, Manchester. 


AUSTIN WALTERS & SON, GAYTHORN, MANCHESTER. 


DON’T ORDER ELECTRIC HEATERS 


until you have seen the entirely new 


Electric Heatr ае Fires, 


and judged for yourself that the claims of superiority made for them by the makers in their illustrated 
Catalogue are fully justified. The story of “HEATRAE” Electric Fires and their develop- 


In the meantime :— 


ment will be put before you in a series of advertisements commencing next week. 


Designed and Manufactured by 
ELECTRIC FIRES, 
King Street, Norwich, Eng., 


to whom apply for full particulars. 


"SUNGLO." 


T = 


Тг 


ШШ ИЛҮҮ ИТ 
in ПИШ | 


- ALAND & СО. к=». 


MANUFACTURERS OF 


FANS, BLOWERS & EXHAUSTERS, 


TI ETT 


ii 


| Hn 


ҮҮ! 
ШШ 


11111111 
i 


For Ventilating, Cool- 
ing, Drying, Heating, 
also Fans for Forge 
Fires, Cupola Furnaces, == 
or other purposes requir- 
ing a powerful blast or 
suction. 


|||!!! 
TII 


RM 


List No. 45 on application. 


ll |||!!! 
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DIRECT - CURRENT 
Vas d Over 51 Ve ars. MOTORS up to 4 b.h.p. 


— 203, QT. DOVER STREET, LONDON, S.E. 1. 
A BC Code dth Edition. Telegrams: “ ULMINE SEDIET, LONDON,’ 
"ропе. EOL Hor. 


КОКА КЕЛАТ ЕШ ЕНЕ. 


mu 


THE “‘HEATRAE”" FIRE BAR, 
An Unbreakable Reflecting Heat Unit 


BRISTLING WITH 


GOOD POINTS. 


A Me, Mn, Л Al, Al, d li o o lin, Д. Al, А. Д А. Д. А. hl, 


LTE, | Машине: 
"SUNRISE." 


LONDON— 


STOCKS NOW HELD ть. Walsall Hardware Mfg. Co., Addison Bridge, W. 14. 
AT 
NORWICH. 


WALSALL— 


The Walsall Hardware Mfg. Co., Hatherton Works. 


The NEW Union Electric Co., Ltd., 


2, CASTLE STREET, ENDELL STREET, LONDON, W.C.2. 
Telephone: Gerrard 1027. Telegrams : " Abeam, London." 


BRITISH MADE 


a MOTORS. 
Makers also of 


UNION EXCELLO 
FLAME ARC 
LAMPS. 
 FERRO-PRINT 


LAMPS, 
ete. 
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PEDESTAL ELECTRIC HEATER 


(Patent No. 11914/18). Design Registered. 
The most powerful Projector Heater of its size procurable. 


* 
+000002 


Ф 
$t я 


»sodp MO. + 


Primarily intended for use as a Heater, this 
appliance is instantaneously adaptable for other 


**oc90*o96poó aas eee. O 000000000000 00000000 
ИІ ооо te, 9 9000,0. зезооте е 6569659 5 


=. 


PES senares . nro өз»? е mer 0008 06.206. a 6 %. 
FF r A 


kindred purposes, such as  Toasting, Boiling. PY 

| Frying, &c. It can safely be used from any мМ 

: existing lighting circuit without special wiring. {- È; 
ү With the approach of Autumn the PEDESTAL 18 

i1 ELECTRIC HEATER will find a ready sale. PN: 
x Its extreme adaptability and economy in use are 5”. 
х ae : ; | 

| qualities more than ever appreciated in these days ы 

| of coal shortage and high prices. | ; 
* 

A GOOD LINE TO STOCK FOR THE COMING SEASON. : 


e 2 


sos 
» 
PPP ө ТЕТРИ TT . mE 
POLO OLD POCOPODDS OF o отоо е 0*0dtonqDo о 9909 POP 69 ODED PX €, 


Write for Illustrated Price Lists. 


LÀ 
00000020. 


THE GENERAL ELECTRIC CO., LTD. 


Principal Showrooms and Sales Depot :— 
67, Queen Victoria Street, London, E.C. 4. 
BRANCHES THROUGHOUT THE UNITED KINGDOM. 


22 99 
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Witton- Kramer 
Electric Lifting Magnets 


. io 
— “Уу 2 — 
| 


The greatest labour-saving 


am. 


device of the present day. 


Witton-Kramer Ele:tric Lifting Maznets 
are handling millions of tons of magnetic 


materials in British Steel Works and Blast 2 
Furnaces, saving thousands of pounds 
anaually in handling costs. “ 
MINIMUM W EIGH TT. 
MAXIMUM CAPACITY. 
Absolutely reliable under the mo» 
ѕзуеге working coaditions ma 
SAVE THEIR INITIAL COST 
IN A FEW MONTHS. i 
1 Write for our list W,K. No. 24. | 7 


a — — 


WITTON-KRAMER ELECTRIC TOOL AND HOIST WORKS. 


(Proprietors: The General Electric Co., Ltd.) 


WITTON, = - - BIRMINGHAM. 


London Office: 67, QUEEN VICTORIA STREET, E.C. 4. 


— (А491) 
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DIESEL OIL ENGINES. 


SPECIAL FEATURES: 


Robust Construction. 
Highest Class Workmanship and 
aterial. 

Low Fu:l Consumption. 
Reliability for Continuous Heavy Duty. 
Ease of Starting and Minimum of 

Attention. 
Accessibility and Interchangeability. 
Ability to Burn Low Grade Fuels. 


Standard Sizes ranging from 
50 to 1020 B.H.P. 


Slow and Medium Speeds. 
Open and Enclosed Types. 


Most Economical Prime Mover for 
Electric Power Supply, Oil and Water 
Pumping and General Purposes. 


Sole Agents for the British Isles: 


BANKS, WARNER & CO, Ltd, 
11, Queen Victoria St., London, E.C.4. 


Telephone: Central 6123. 
Telegrams: Itondiesel. Cannon, London,” 


STANDARD THREE-CYLINDER 510 BH.P. OPEN-TYPE ENGINE. 


HICK, HARGREAVES « С> I 


BOLTON,  ruusnea:532 ENGLAND. 


Telegrams: " HICK, BOLTON.” Codes: A BC, 5th Edition: А1 (1888), Western Union (Universal Edition), Lieber's Standard, Telephones: Bolton, 1373-4. 


DRY CELLS 


and their place in Housing Schemes. 


Thousands of new houses are going up all over the 
country and provision is general for their equip- 
ment with electric bells. The most convenient 
form of primary battery for use in connection 
therewith is undoubtedly the Dry Cell by reason 
of the simplicity to instal, and if of reliable manu- 
facture, low cost to maintain. The “DELTA” is 


undoubtedly the cell for such work. Made from 
the highest grade materials under careful super- 
vision, the " Delta" Cell is the embodiment of 
efficiency and long life. 


Write for List P. 642 which will give you full particulars, 
also details of our London made *' Farringdon" Bell, 
well known in pre-War days, now re-introduced. 


SAME HIGH QUALITY. LOW PRICES. 


адет à né Co 


EFESCA ELECTRICAL WORKS 
L ON DON GLASGOW MANCHESTER 
жи ITE 
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DOMESTIC ELECTRICAL APPLIANCES. 


XCEL 
ELECTRIC RADIATOR, 


LOADINGS: 1500, 2000, 
2500 watts, as required. 


XCEL 
ELECTRIC RADIATOR, 


Highest Grade Castings 
Beautifully Enamelled. 


TWO ELEMENTS, one 
controlled by switch, the 
other connected In accord- 
ance with J. E. E. RULES. 


ELEMENTS of Patented 

Type allowing absolute 

freedom for expansion 
and contraction. 


A PRODUCTION CHARACTERISTICALLY BRITISH. 


Descriptive Literature and Terms from ;— 


DOWNES ль DAVIES, 


LIVERPOOL: 1 & 3, Stanley St. MANCHESTER: 25/27, Faulkner St. 
N 5773. Telephone : City No, 4365. 


ius — uA: 
GER 
ТШШЩ 


— 
TESTING RESISTANCES А 
| For Calibration and Experimental Work. RESISTAN CES 
have Unbreakable, Jointless 
and Rustless Grids, and are 


Guaranteed for Five Years. 


——— К 1 


— — 


al Descriptive Pamphlet on Request. 


Sole Makers: 


| 
| The Electro-Mechanical Brake 
| West Bromwich, England. Со., Ltd., 
| 
| 


London = - Donald Н, Scott, 10. Arthur Street, Е.С. 4 
Scotland = = J, McGregor а Co., 74, York St., Glasgow, 
Newcastle-on-Tyne F. H. Morley, Star Bigs., Northumberland St. 
» œ R. Haste Carr, Crown Point Road, 
~ L. Backhouse, Cathedral Hse., Long Millgate, 
! ~ А, N. Douglas, 102. St. Mary St. 
Australia e e д, G. Gilbert Ledge, 109. Pitt Street, Sydney. 


We manufacture Resistances for Meter Testing, Phetometic 
Work, Wireless Telegraphy, Cinematograph, Theatre Dimmers, 
Arc Welding and for all purposes. 


Please address your enquiries te re | 
THE CRESSALL MANUFACTURING Co., 


| | 40 & 41, Staniforth Street, BIRMINGHAM, | | | | EMB C ЕМЕ 
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. TH 


MACDONALD ROAD, WALTHAMBTOW, LONDON x. 


QUALITY ——- OK 
PRICE —— 
SERVICE axe. 


—— eS eee к= и n | 


SWARREN, LIMITED, 


Electrieal Poss Engineers. 


ARMATURE WINDING 


General Repairs to "Electrical Machinery: 
PROMPT DELIVERY. 


= MOTORS, A.C. & D.C. 


In Stock. 


Offices and Works: Showrooms: Irish Offioe г 


9 to 12, PHOENIX PLACE, 52 & 54, THEOBALD'S ROAD, MONASTEREVAN, 
HOLBORN, W. C. 1. HOLBORN, W.C. 1. Co. KILDARE. 
'Phone: HOLBORN 1164. MUSEUM 6064. 


— . —— — — (C= ———— ашы Ї 


ABSOLUTE Y ain 


GUARANTEED BY 


PATENT 


DEARBORN : TREATMENT 
Effects а Large Roduction In Fuel Expense 


by keeping the boiler tubes and sheets free from Scale. 


Corrosion Pitting, Foaming and other 8 action 
of the boiler water also prevented. 

Treatment is made to suit conditions at each plant, as 
shown by analysis of the water. 


THE MOST EFFICIENT AND RELIABLE SELF- 
LOCKING NUT ON THE MARKET. 


USED BY ALL LEADING ENGINEERS. 


DEARBORN CHEMICAL Co., 


NEW YORK. TORONTO, CHICAGO. 


British Agent:—DONALD WALKER, 
2, Newcastik House, Northumberland St., London, W. 


HOBDELL, WAY & CO, LTD, 


124/7, MINORIES, LONDON, E.l. 
Telegrams : " Hobnalls, London.” Telephone: Avenue 3810. 


YA 
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BROTHERS 
& CO., LTD 


Lamp &Supplies Dept. 
38 & 39 Upper Liames Е 
LOND 8 ECL 


BIRMINGHAM-BRISTOL 
CARDIFF : GLASGOW 
MANCHESTER NEWCASTLE 
SHEFFIELD: SOUTHAMPTON 
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SIEMENS BROTHERS 
Fp co. ro А 


98-59 Upper Thames 
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THE ELECTRICAL REVIEW SUPPLEMENT. 


Here is a sectional view of the Lalley Light and Power Plant, Model H, 
which has a rather larger output than the former Model F. Our 
advertising continues in many leading newspapers throughout the country. 


MECHANICAL SPECIFICATION. 


[September 24, 1920. 


BORE AND STROKE: 28” x 2". Governed to run 1800 R. p. 11. 
HORSE POWER: 24 н.р. А 


POWER IMPULSES: Engine two cycle, three port type. special 
Lalley design, giving light impulse every revolution. Less wear 
and much less friction than heavy impulse every other revolution 
in four cycle engine. 


MOVING PARTS: Only three moving parts—no valves to grind, no 
gears to make noise or wear. 


COOLING: Positive water cooling, thermo-syphon principle with 
separate water tank. Simplest, most effective, and most de- 


pendable. 


CARBURETTOR: Special desiga—no float mechanism, no шов 
parts, no possibility of flooding. Carburettor and manifold 
easily removed by taking out four screws. 


FUEL: Petrol or banzol; cleanest, and. with Lalley simplicity and 
frictionless mechanism. most economical. Reservoir in base. 


PISTON : Cast-iron, three packing rings top. one bottom. 


CYLINDER: Mounted to permit easy and quick removal with screw- 
driver and wrench without disturbing adjustments or taking down 
bearings. Cylinder head removed by taking off four nuts. 


CRANKSHAFT: Accurately machined and ground crankshaft, more 
- than twice as large as ordinarily used; over-size eliminates all 
torque strains and resulting vibration. ‘Crankshaft and bearings 
operate continuously їп bath of oil contained in oil reservoir 
formed of crankcase and governor housing. 


BALL BEARINGS: All revolving parts on annular ball bearings 


Bearings of solid ball cage type, practically indestructible, such 
as used on swiftest and finest aeroplanes. 


FLYWHEEL: Extra heavy, helping to maintain uniform engine speed. 
BASE : Heavy rigid cast iron. 


ENGINE Амр GENERATOR CONNECTION: A flexible disc, per- 
mitting slight misalignment without undue strain on bearings. 


GOVERNOR: Lalley design, flyball type, throttle valve in manifold. 
Automatically maintains constant engine s . regardless of 
line load. Oiling of governor and crankshaft bearings by splash 
in crankshaft housing. Piston and connecting rod bearing lubri- 
cated by oil mixed with petrol in fuel chamber. 


ELECTRICAL SPECIFICATION. 


VOLTAGE direct current. 


OUTPUT: 1250 watts. 


WINDINGS: Dual voltage, exclusive Lalley design. When charging 
battery, generator ideal charging characteristics. When 
operating direct, constant voltage is maintained. regardless of 
load. Saves ampi and batteries and increases efficiency of 
power app 


SWITCHBOARD: Carries all switches and fuses, ampere-hour meter 
and коппо switch. АП units neatly enclósed but instantly 
accessible. 


STARTING Ано STOPPING SWITCH: Substantially built, enclosed 
type, latest and best, specially designed for Lalley Light by Cutler- 
шше: Сопзразу, ‘largest manufaéturers of electrical switches 

е wor 


AUTOMATIC FEATURES: Plant starts with pressing button. Stope 
automatically when batteries fully charged, if no load on line: 
озегине. stops with pull of switch. All approved automatie 
eatures, 


BATTERY SPECIFICATION. 


Efficient 16-cell. $2-volt. sealed jar battery. 


"Suspended plates, giviag ample sediment space. Especially designed for greatest efficiency 


and long life. 1°285 electrolyte. Capacity, 8) amp. hours continuous, 115 amp. hours intermittent rating. 


DIMENSIONS: GENERATING SET, 33” long, 14" wide, 26" ae 


RETAIL PRICE 


£170 


COMPLETE PLANT requires 4 square feet of floor space, and 6 feet 
room. 


IMMEDIATE 
DELIVERY. 


Selling Agents are being appointed in districts where we are not already represented. Write for new 
terms, and learn hew our Service Bureau is always ready to advise freely on the installation and 


running of Lalley Light—for Light and Power. 


STUDEBAKER, LTD. 


(LIGHTING PLANT DEPARTMENT), 


117—123, Great 


Telegrams: "Studebaker, Wesdo, Londen,” 


Portland Street, 


Telephones: Mayfair 5104 (4 lines). 


LONDON, W. I. 


= —— . 


| 


— — — — 
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Not only has the Mazda UN N 


Half-Watt type lamp all the y У 

virtues desired in an artificial | 

light source, but it combines | MAZ DA 
MALF-WATT 


them in the exact proportion 
which science and experience 
have proved to be the best 
for all-round satisfactory 
service. In the Mazda На!- 
Watt type lamp, the operating 
efficiency, brilliancy and 


length of life are so balanced dd p/m уан (A; 17 
as to ensure the greatest | problems. Chis service is entirely free. 
possible output of good 
quality light for the lowest 
over-all cost, including 


renewals. 


Mazda lighting combines the 
Gasfilled 


ELECTRIC LAMPS 


(Half-Watt Type) 


virtues of economy, brilliancy 
and reliability in an illumina- 
tion of unprecedented beauty 
and effectiveness. 


Made in Rugby. 


The BRITISH THOMSON- HOUSTON Co Ltd 
Mazda House, 77, Upper Thames Street, London, E.C.4 
Works: Rugby . Branches їп all large Towns 


— — 1330 


"ZZ | 
Сеа) 2 We are Specialists in Good | 


/ 
ro Lighting We design and make 


s | ect 


Mazda House is the Home oi ЗӨ iy 
NO 


| Reliable Wiring Accessories. € 

| es феб / BB Scientific Lighting Appliances i 

| Send us your enquiries for every — 22 and Fittings as well as the Lamps. | 
thing electrica! you require “= = Lighting Advice and Plans ər | 


Teques 
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SHEET — TUBES 
— BOBBINS — 


y M | р CONDENSER TYPE INSULATORS 


PARTICULARLY SUITABLE FOR OIL IMMERSION— 


EMPIRE. WORKS LONDON 


THE MICANITE : &INSU LATORS Co. LED BLACKHORSE LANE WALTHAMSTOW E.17 


“READRITE” 
POCKET METERS. 


0—8 Volts. 


BEST QUALITY : LOWEST PRICE. 


HE " Readrite” Battery Tester has stood the test 

of years. It is dependable and accurate. The 
pointer stops almost instantly at the correct amperage 
or voltage. This dead-beat function is not due to 
friction or springs, for the Readrite has the lightest 
moving parts to minimise friction and a high grade 
magnet of tungsten steel, doing away with all springs. 


THE POWER UTILITIES COMPANY, 


CITY HOUSE, 158-160, CITY ROAD, 
Е С. 1. 


Telegrams: " Ednorcock, Finsquare, London." 


J. H. HEATHMAN, 


Parson’s Green, 


LONDON, S.W. C. 
City Office :— 
35, ALDERSGATE ST., 
E. C. 1. 


X 
KA 


EXTINGUISHERS, 
FIRE HYDRANTS, 


and all Fittings. 
ALSO 
LADDERS, TRESTLES, 

STEPS, TRUCKS, TROLLEYS, 
BARROWS. 


JULES LANG & Son, | 


Invite enquiries for 


GLASS 


ACCUMULATOR BOXES 


also GLASS TAPS of every description 


And all other kinds 


of Glassware 


except small Leclanche Jars. 


Charlton Works, Charlton Place, Islington, N. 1. 


Telephones : 
2770 North (3 lines). 


Telegrams : 


“ Assorted, 'Phone, London." 


PRESS, STAMPED 


MACHINING PARTS. 


Manufacturers in Birmingham with fully 

equipped and up-to-date plant are open 

to receive inquiries for all kinds of small 
work on mass production lines. 


High-class Work and Prompt Deliveries Guaranteed. 


H. CAHEN «& SON, LTD., 


Park Road, Hockley, 


11, Sun Street, 
EX. 2. Birmingham. 
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NEW 


"DIADUCT" 


DISTRIBUTION BOARD 
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The illustrations on this page need no 
explanation to an engineer who knows 
the shortcomings of the usual Fuse and 
Fuse Board; they speak for themselves. 
NOTE :— 
In the Fuse Carrier, the strength and the 
protection to the live parts. The diagonal 
vent which directs the gases of explosion 
away from metal parts. 
NOTE :— 
In the Case, the strong, clean and work- 
manlike appearance, the ample wiring space, 
the removable end troughs, the four-point 
suspension of frame for ready access. 


The Design is right, the Construction is 
tight, and the Price is just as right. 


E. : 
i 


—̃— Ä— 


The 15-ampere size is ready. 
WRITE FOR LIST No 814. 
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SIMPLEX CONDUITS, LIMITED., 


HEAD OFFICE AND WORKS: 


GARRISON LANE, BIRMINGHAM. 


LONDON - - - - - 113-117, CHARING CROSS ROAD, W.C. 


MANCHESTER - - 26, 2 orporation Street LIVERPOOL - - . - -. 6, Whitechapol LEEDS - - - - - 6, White Horse Street 


- - Wate- loo Street NOTTINGHAM . maypole Lare, Long Row SWANSEA- - . - -- 5, College Street 
NEWCASTLE. <. 2 61, High Bridge DUBLIN- . . . .. 68, D «me Street CARDIFF - - - - -- 4, Wes tgate Street 
BRISTOL - - - 10-11, Denmark £ treet RELFAST - - 48, Upper Arthur Street SHEFFIELD - 281-3, ГАШТ: Соттоп 


BIRMINGHAM - - > 41, Church Street 
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IF IT'S “ М ETALLIC 


rs SURE 
TO BE GOOD. 


METALLIC 
ELECTRICAL 


Beside the 8" BOWL FITTING we 
specifled recently, we are also in 
a position to supply 10", 12", 14" 
and 16" Semi-Direct Fittings. 


These are designed on the same 
ample scale as the 8" Fitting, and 
are complete with. Opal Bowl, ` 
Pollshed Brass Band, Chains and 
Ceiling Plate. 


Prices are as follows : 


Each. 
E201—10" Fitting complete, 3211 
—2' 43/9 


E 202 S 
ENGINEERING | iiis „ —— 
E 204—16'' is 68/9 


Less Liberal Discount to the Trade and 
Special Quotations for Quantities. 


COMPANY LIMITED. 


———¢¢4-—— 


BOWLS. 


We can quote you also for Bowls 
only, in any of the above sizes. 
We carry stocks of these both at 
Head Office and at our Sales 
Depots as shown here. 


153, Corporation St., 


BIRMINGHAM. 


Birmingham: ’Grams: “МЕТА.” 'Phone: Central 855-856. 

Manchester: ,, “FLASK.” „ City 3940. All Prices are competiti ө. 
Leeds: - “FLASK.” „ Central 24763. 

Newcastle: T “ FLASK.” » Central 822. 

London: М aey e „ Clerkenwell 1491. 

Swansea : „ “FLASK.” „ Central 206. SEND US Y OUR ENQUIRIES. 


Liverpool : ^ "METSEAM." „ Bank 4398. 


WOODEN 


TABLE STANDARDS 


IN FINE VARIETY. 


Highly Finished in Exclusive Designs. 


THE PRICES ARE EXCEPTIONALLY LOW. 


s "$e E t. LP ! ty th Cet t+ m i 


| Ме will send a range of Six Standards on approval. 


THE BEST SELLING LINE FOR THIS SEASON 


ALBERT LEE & COMPANY, Ltd., 
8/9, NEW ZEALAND AVENUE, LONDON, EC. 1. 


AND AT 


5, CROSS STREET, NEWCASTLE-ON-TYNE. 
75, BUCHANAN STREET, GLASGOW. 


— 


AN 
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IRONCLAD SWITCH & FUSE PANELS. 


NOTE THESE FEATURES :— 
The switch has а QUICK MAKE & BREAK action. 


Contacts are self-aligning. 


Fuses may be either porcelain hand grip or REWIREABLE. 
cartridge type. 


The fuses are dead when door is open. 
Trifurcating boxes are fitted if required. 


The switch units may be mounted with bus-bar chambers on 
pedestals, and built up into ironclad distributing. boards. 


ALLEN WEST & CO, LTD. BRIGHTON. 


Telegrams: ‘Control, Brighton.” Telephone: P.O. 336. 
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Stand 87. 


When you make 


“BROOKS’ TRUMPS” 


A. С. 
ONLY 


Telephone Nos.: 
1629, 1630 
Huddersfield. 


Also at 


the “trick” is yours. 


A. 
All Sizes up to 200-H.P. ONLY 

E. BROOK, LTD °9 Telegrams : 
EMPRESS WORKS, HUDDERSFIELD. Hudderdi dd." 


LONDON, LEEDS and MANCHESTER. 


Sept. 3rd to 25th, 1920. 


— 


September 24, 1980. ] „з ЕС оа REVIEW SUPPLEMENT. 63 


J. P. HALL TC Fu. = 


pnm, 
MOTORS 


AND 


7) DYNAMOS 
P 4 Direct or 
Alternating 
Current. 


eon toe AUR] "4 » ; 
—— Fig. Mo. 378. 
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80-H.P. D.C MOTOR WITH BEDPLATE AND OUTER SEARING. 


N 


The Patent 


IK" 


WALL PLUGS. 


“WELCO” PATENTS 
CONSTRUCTION FRAMES 


FOR 
Switchgear & Meter Panels. 


TANDARDISED 
“ CAST-IRON FRAMES. 


Single. 3 Doz. 12 Doz. 
Ea. net. Ea. net. Ea net. 


No. 31 Set— 


cross bars 6/- 8/- 4/6 
No. 31 B.—- 

Spare 

cross bars 1/6 1/3 1/1 
Ke. 38 Set— 

consisting 

of two 27” 

upright 

bars and 

two 21” 

cross bars  9/- 8/- 7/6 

32 


Spare bars 2/- 116 1/7 


r May we send you a Sample 


Set on Approval? 


NO DRILLING, TAPPING OR FORGING. 
WELCO PATENTS, 150, Alma Street, Aston, B'ham. 


Phone No.: Northern 612. 


T. ETCHELLS, Broad $t. House, New Broad St., London. 


Phone No.: London Wall 4885. 


T. ASHTON, Ltd., Norfolk Street, Sheffield. 


Phone No.: Sheffield 4950. 


J. McBEAN, Bradford Road, Batley. Phone No. : Dewsbury 334. 
W. WHITE, 57, Hope Street, Glasgow. Phone No.: Central 5609. 
ARMATURE REPAIR CO., Swansea. phone No.: Central 1124. 
F. CARR, Sun Bulidings, Newoastie-on-Tyne. 


Phone No. : Central 2383. 


FROM STOCK. 


Their Special Features : — 


(1) THE SPLENDID * MULTY-KONTACT " SOCKET, GIVING 
PERMANENT GOOD CONTACT. 


(2) THEIR ABSOLUTELY NON-LOOSENING PINS. 
(3) SIDE-ENTRY FOR CABLE, WITH SIMPLE AND ROBUST 
TERMINAL. 


(4) HOME OFFICE TYPE HANDLE, 
VERY COMPETITIVE PRICES. ILLUSTRATED LIST. 
MANUFACTURERS;— 7 — — — 
The Heavy Current Electric Accessories Ce., 


PARK ROAD, EDMONTON, N. 18. 


; 68kluñ́ rr REN 
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THE з 
SWITCHES 
MUST BE 
“TUCKERS.” 


— — Mar ЖУ A2 2 —— o * 


OUR REPUTATION IS YOUR GUARANTEE. 


J. H. TUCKER & Co, Lr». 


SWITCHES — ACCESSORIES — IRONCLAD GEAR — SWITCHGEAR, 


KINGS ROAD, - - =-  TYSELEY, 
BIRMINGHAM. 


Recognised as the Standard! INIT 
Electrical Testing Instrument ||| 
London Made RISS 


| 
| 
| 
| 
| 
| 
| 
| 
| 
| 
| 
| 
__ | 
| 
| 
| 
| 
| 
| 
| 
| 
| 


Made ly b 


= М 
A ch, l p" 
Evershed & Vignoles, Ltd., e а 


Acton Lane Works, Chiswick, W. 4. 
Telephone: Chiswick 1370 (2 lines). Telegrams: "Dorothea, Chisk, London.” 


aco’ 


Cate, LTD., 147-150, Gt, Saffron Hill, E. C. I, and published by the Execrricat Review, Lrrp., 4, Éudgate-Hill, London, Е.С. 4, 
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is manufactured from the same 
grade of rubber as are the tyres 
of Motor Lorries. It will give 
the utmost service in those situa- 


tions where Electric Cables have 
to undergo very rough usage. 
The Standard of Excellence reached 
and maintained over so many 
years is the outcome of strict 
attention to the small details of 
manufacture and the constant use 
of best grade raw materials only. 


W.T. HENLEYS TELE. 
GRAPH WORKS Co.,Ltd., 


Blomfield St., London, E.C.2, 


* The perfect path from 
power іо production." 


S 3/33 
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With the prospect of a severe 

COAL Shortage during the 

coming Wintera huge demand 
will be made on 


ELECTRICAL DOMESTIC 
APPLIANCES. 


Are you well stocked with 


We also stock XCEL Lamps. 


Write for Terms and lilustrated Liets fo 


DRAKE & GORHAM WHOLESALE 


LONDON - . - - 67, Long Acre, W.C. 2. 


MANCHESTER - . - . 29, Piccadilly. 
GLASGOW - - 50, Wellington Street. 
LIVERPOOL - - - . - 61а, Beld Street. 
BELFAST - ° - > ° 63, Victoria Street. 
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EBONITE B 


TONS 


and numerous Size. EBONITE-VULCANITE owing to ім 
special nature, can only be made successfully after many years of 
experience, 

We have been manufacturing this material for nearly 70 years. 


| Manufacturers of EVERYTHING that can be made in EBONITE. В 


| 
| 
| 
| 
| 
| 
AMERICAN HARD RUBBER CO. | 
| 
| 
| 
| 
| 
| 
| 
| 
| 


I of SHEET, ROD and TUBING in London Stock. in various Qualities 


(BRITAIN), LIMITED, 


" Eboniseth, London.“ 13a, FORE STREET 
Central 19764. LONDON, Е.С. 
L — шаа ша шы кй 


BUILT UP TO SOUND 
ENGINEERING: STANDARDS, 

NOT DOWN TO A POPULAR PRICE 

— is kow сомке Аньш Sets сада experts 


E *00800558000805080000002520000 


E 


for eighty 30-c.p. lamps (actually tested to light 300 
lamps); 4-H.P. petrol/paraffin Engine (magneto); shunt- 
wound Dynamo, 100/140 volts, 10 amps.; Battery 
capacity 72 amp. hours; Switchboard, enamelled slate, 
bolted to generator unit. 


LOWKE ENGINES, being of the slow-speed type, 
avoid the endless. faults and rapid wear of high-speed 
engines. Dynamos are belt driven or direct coupled 
and are quiet and reliable. 

LOWKE SWITCHBOARDS, made in our own 
works, are substantial, free from complications, and 
fitted with high-class Instruments. 


NEW ALBION No. 2 LIGHTING PLANT | 
| | 
| 

LOWKE BATTERIES, of ample capacity, are sent | 
out fully charged (sealed tops), ready for immediate use. | | 

READY for DELIVERY : Belt-driven Sets for 20, 40, | 

80 and 160 Lamps, and Direct-coupled }-kilowatt Sets. | 

| 
| 


Write for Folder and Prices. 
Estimates supplied for Wiring. 


Lowke & Sons, Central Works, Northampton. | 


LORIVAL 


The Superior all-British Insulating Material. 


Immediate every from Stock 


ROD and SHEET 


(Unrivalled for ease of machining). 


ARTIOLES MOULDED WITH AOOURAOY. 


WRITE OR CALL :— | 
Head (LORIVAL MANUFACTURING CO., Ltd., 
Office : 6, Lloyd's Avenue, Е.С. 3. 


— 7 
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"CRYPTO 


Motor-Generators. 


нишини 


Illustration shows our 100 
watt size combined АС. to 
D.C. Motor - Generator. 
We've sold hundreds of 
them. 


We make another size — 
giving ЗОО watts. 


They're both guaranteed , 
and all the attention they 
need is lubricating. 


Car starter batteries re- 
quire occasional boosting 
charges, there's an opening 
forthese (oroursimilar D.C. 
to D.C. Rotary Trans- 
formers) in your district. 


The Crypto Electrical Co., Ltd. 


(Assocíated with 'T he Lancashire Dynamo & Motor Co., Ltd.) 
DEPT. C, ACTON LANE, 
Willesden, London, N.W. 10. 


*Phones: Willesden 2240 (4 lines). 
Wires: Commutator, Harles, London. 


aula se‘ ue see xs x y Mest aes ceded ed 
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BRITISH INSULATED e HELSBY CABLES, (то. 


Electrical Cable Makers and Engineers. 


Branch Offices - Branch Offices — 
LONDON, CARDIFF, 
MANCHESTER, NEWCASTLE, 
GLASGOW, DUBLIN 
LEEDS, AND 
BIRMINGHAM. BELFAST. 

ШЇЇ ШШШ ШИ ШШШ ШИ ШШШ ШИШИШИ DUPLI LLLI ШШ 

Head Office— Works— 


PRESCOT, LANCS. Prescot and Helsby. 


He ЙҮ ЇЙЇ ШЇЇ 


" DBOSTON.— Picture 
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CONTRACTORS' COLUMN. 


(The following information is published in the interests of electrical contractors and others who are seeking for openings for new business. 
Considerable expense is incurred in the production of this column, and every care is taken to ensure that the information ів new and accurate, 
but it will be underetood that in a matter where so many correspondents are engaged, and where the amount of information to be handled is very 


large, this cannot always be guaranteed. 


ADWICK-LE-STREET (Үоккѕ.).—36 houses, Woodlands site, for U. D.C.; 
G. Gladhill, surveyor to Council 

ASHFORD (Kent).—86 houses, for the East Ashford R.D.C.; the surveyor, 36, 
Albemarle Road, Willesborough. 

AYR.—Stores, Alloway Street (£2,100), for J. J. Inglis & Son, seed merchants 


BARNSLEY.—Extensions, Doncaster Road, for F. J. Fox. Extensions, Old 
Mill Lane, for C. Marsden & Sons, Ltd. Jam factory, Springfield 
Street, for the Barnsley British Co-operative Society. 

BARNSTAPLE.—Rc-erection, Royal Fortescue Hotel; the proprietors. 

SEDULO CORNER (Croypon).—Works, for the Melanoca Chemical 


BIRKENHEAD.—Extension of West Float Dock; secretary, Mersey Docks 
and Harbour Board. 

BIRKENSHAW (Yorks.).—36 houses, Whitehall Road site, for U.D.C.; T. 
Grayshon, Council surveyor. 

BIRMINGHAM.—*'' Orient " picture hall (£100,000); T. F. Fathers (member 
of City Council) acting for syndicate. 

BLACKWOOD (Mon.).—New Wesleyan Methodist chapel; trustees. 

house, for Fred Clements. Warehouse, &c., 
Road, for S. B. Chamberlain. 

BRADFORD.—Electrical installations at Odsal No. 1 housing scheme ani 
Thornbury No. 2 housing scheme; city architect. Reinstatement 

А айер fire, Wyke Mills, for Wm. Herd, Sons & Co., Ltd. Re- 
instatement (£1,000), Thornton Road, for Thwaites Bros., Ltd. 

CANNOCK.—Public libraries; surveyor, U.D.C. 


Lumley 


CLECKHEATON,—Offices, &c.. Wakefield Road, Millbridge,- for Cooke, 

: Sons & Co., Ltd. Garape, Bradford Road, Mil Bridge, for *. 
| Jackson. 

COATBRIDGE.—Offices, for the Airdrie Savings Bank; Hon. Sheriff Knox, 
manager. 


CREETOWN (Kig&CcUDBRIGHTSUIRE).—Houses, for the Western District Com- 
mittee; Mr. Young, architect. 

DEWSBURY.—Infirmary extensions; the secretary, Infirmary Board. Rce- 
storation of Scout Hill Mills, for S. Stross & Sons, Ltd., rag 
merchants. Additions, hospital, and enlargement of nurses’ home; 
Kirk, Son & Ridgeway, architects. , 

DOVER.—Premises in Folkestone Road, for the X. M. C. A.: local secretary. 

DUMFRIES. -Alterations, High Street, for Messrs. Greenlees, boot merchants. 

EASTBOURNE.—Art gallery (£6,000); схогѕ. of late J. C. Towner (donor), 
The Grotto. iy 

FELLING.—Premises at Coldwell Stredt, for the Felling Co-operative Society. 
Ltd.; architect's department, C.W.S., Ltd., West Blandford 
Street, Newcastle-on-T yne. 

FINDHORN .(EuciNsHIRE).—Reading room and institute; ехогѕ. of late Miss 
. E. Patchett (donor), Royal Crescent, Bath. 

FLEETWOOD.—Additions, for X-ray apparatus, at the hospital; E. Taylor 
(donor), Cleveleys, near Blackpool. 

FORDEN (WzrsirooL).—42 houses, for the R.D.C.; Mr. Mills, architect. 

GLASGOW.—1,500 houses near Bellahouston Park; city survevor. 

GODSTONE (Surrey).—Houses, for the R.D.C.; Hayward & Maynard, archi- 
tects, 14, John Street, Adelphi, London, W.C. 

HAMILTON.—Premises, for the Co-operative Society; Cullen, Lochhead and 
Brown, architects. 

HULL.—Additions, Margaret Street, for Sculcoates B. of G.; T. B. Atkinson, 
architect, Trinity House Lane. 

IRVINE.—Works, Gailes Road (£10,000). for the Portland Glass Co., Ltd., 
Linlithgow. Bakery, Goldfields (25,000), for the Irvine and 
Fullarton Co-operative Society; the secretary. 

JARROW.—Housing scheme (£800,000); borough survevor. 

KIDDERMINSTER.—Kinematopraph theatre, Horsefair, for the 
Kinema Co. Works, Green Street, for W. E. Boucher. 

KILCOY.—Residence; J. G. Chisholm, architect, Inverness. 


KIRKBURTON.—Housing accommodation at Storthes Hall Asylum; W. Н. 
Burton, architect to the West Riding Asylums Board, Wakefield. 

LAMPETER.—Sale mart, for the T.C.; T. D. Evans, architect, Llandyssul. 

LANARKSHIRE.—Police stations and houses, with clectrical work, for the 
C.C.; Jas. Lochhead, architect, Brandon Chambers, Kilmarnock. 


CARELS?" 
STEAN ENGINES 


CARLTON HOUSE REGENT S' 
WATERLOO PLACE.LONDON. S WI 


Empire 


DIESEL 


Telephone Regent 3484. 


THE LANGLEY MFG. CO., 
8, Luther Rd., Teddington, Middx. 


Telephone: - - - Kingston 2412. 


Send us your Enquiries for Metal Stampings of all descriptions. 
We also manufacture Wall Blocks round & square n large quantities, 


If alleged inaccuracies are reported to the Editors. they will be fully investigated.) 


LEITH.—180 houses, for the T.C.; borough surveyor. 
LIGIITPILL (Stroop, Gios.).—Garage, for J. Rennie, motor engineer. 
LLANELLY.—Housing scheme; borough survcyor. 

LONG EATON.—New Primitive Methodist Church at Beaston; trustees. 
MARGATE.—Flats, Palm Bay Gardens, for Wood &- Co. Additions to the 
Hippodrome; F. Matcham & Co., arehitects, London. 

MARTLEY (Worcsster).—116 houses, for the R. D.C.; J. Gilson Shield, clerk. 

MINWORTH (NEAR IRMINGHAM).—Additions, public elementary school; 
Director of Education, County Education Offices, Warwick. 

MOFFATT (N.B.).—Housing scheme at Dale Park; Fairlie, Reid & Forbes, 
architects, 14, Randolph Place, Edinburgh. 

MOTHERWELL.—144 houses, for Corporation (electric lighting); J. Burns, 
town clerk. A 

NEW LAMBTON (CHESTER-LE-STREET).—29 houses, for the Lambton & Hetton 
C&llieries Co. 

PAISLEY.—Foundry, for Cartvale Engineering Co.; the secretary. 

PORT ERIN (15.8 or Man).—Kinema theatre, The Promenade, for G. Taylor; 
G. E. Tonge, architect, Southport. . 

QUEENBOROUGH (Kent).—130 houses, for the T.C.; M. Harvey, architect, 
Station Street, Sittingbourne. 

QUEEN'S FERRY (Near CussrER).—Calvinistic Methodist Chapel, for trustees; 
J. Owens, J.P., Chester (donor of site). 

REIGATE.—Re-erection of The Nest,“ Duxhurst 
Lady Henry Somerset. 

RIGSIDE.—Alterations to church and manse; J.-D. Cairns, architect, 63. 
George Street, Edinburgh. 

ROYTON.—Additions to the town hall; surveyor to U. D.C. 


Children’s Homes, for 


ST. ALBANS.—Extension of Boundary Lane Primitive Methodist Sunday 
Schools; trustees. are 
SCARBOROUGH.—Girls’ secondary school, for North Riding E. C.; the 


clerk, Northallerton. 

SEDGEFIELD (Co. DunHaM).—Housing scheme at Trimdon Grange (00 
houses), for W. Scott, Ltd., colliery proprietors. 

SHAW (Lancs.).—Institute, for St. Joseph's Roman Catholic Church. 

SHEFFIELD.—Fun engine house and fan-house, Barley Hole Colliery, Chapei- 
town, for Мо Ба. Chambers & Co., Ltd. 

SMETHWICK (ВікмімснаМ). —Ѕесопалгу school, for the E. C.; George Randle, 
architect. 

SOUTHEND-ON-SEA.—Extensions to the Victoria Hospital; Mr. Brocklebank, 
architect. 

SOUTH SHIELDS.—Hospital at Cleadon; F. P. Sissons, borough engincer. 

STRANRAER.—Portions of Galloway Light Railway scheme; town clerk. 

SWADLINCOTE.—Additions to bakery, Regent Street, Church Gresley, for 

Joseph Waterfield. 

(BERWICKSHIRE).—Public hall; 

committee. 

TAUNTON.—Premises, Kingston Road, for Vickery Bros. 
the County Hotel, for the Trust Houses Co., Ltd. 

TEMPLE BALSALL (Warwicksiire).—Enlargement of the public elementary 
school; Director of Education, Warwick. 

THORNTON-LE-CLAY (Yorx).—Saw mill, for C. T. D. Mennell. 

THURLESTONE. - Housing scheme, for Thurlestone, Millhouse & Hazlehead; 


SWINTON Capt. Swinton, chairman of the 


Alterations to 


W. Dixon, architect, Hartshead, Sheffield. 
THURSTONLAND.—Housing scheme in Oakes Lane, for U. D. C. Garage. 
Mark Street, Paddock, for British Petroleum Co., Ltd.; J 


Berry & Sons, architects, 3, Market Place, Huddersfield. 
WAKEFIELD.—Hospital to Wire Rope Works, Denby Dale Road, for G. 
Cradock & Co., Ltd. Storage shed, Balne Mills, for H. Holds- 
worth & Co., Ltd. 
WILLINGTON (Со, DurHam).—Picture palace, for Messrs. Hateley. 


WINSFORD (Cuesmire).—Baths, for the U.D.C.; J. Wilkinson, surveyor. 
WRIBBENHALL (Beworey).—Kinema theatre; particulars from Horace Thurs- 
field 


eld. 

YEOVIL.—Additions to leather works, Brickyard Lane, for W. Bicknell. 
Additions to printing works, Princes Street, for Whibly & Sons. 

YORK.—Works, electrically equipped, Hull Road, for the York Engineering 
and Foundry Co., Ltd., Leake Street. 


m D. L. S. 
ELECTRIC FITTING 


FOR 


DIRECT-LIGHTING 


ON MACHINE TOOLS, BENCHES, &c. 


BIG WORKS HAVE PUT IN 
HUNDREDS. 


Particulars from Patentees and Manufacturers : 


PURIT SPECIALTIES, LTD., res 


ELEOTRICAL ZEEEIVIEIWVV. 


pins AND CASES.—Subscribers and others can have their half- J 


numbers bound handsomely in Black Cloth at the rate of 6/6 per V ' 
including Index. Cases for binding are also supplied at 4/6 each, Indices 8d. each. 


002-74р-0 


Qoz-$»-0 


THE STUBDIEST MOTOR STARTER Pb ara 


for big loads and frequent service. 4 е. 


* IGRANIC" No. 30 MULTIPLE LEVER TYPE. on 


Laminated brush contacts. No knife switches. Grid resistances 
Toggle joint levers, easy to close. Sequence interlock. Low voltage 
and overload protection. 


„45 2. Ада 


IGRANIC 


ELECTRIC Co.Ltd 
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STANDS ALONE. 


DISTINCTIVE IN EVERY FEATURE. 


THE PREMIER LIGHTING PLANT 
ADOPTED BY ALL ENGINEERS. 


ITY CAL ХӘ... 


1, EMERALD ST. THEOBALD'S ROAD, W.C.1 
Museum 5540, 5541. ... Dynamode, Holb, London. 


CABLE 
! FROM STOCK ! 


PER MILE. 


1/18* Good Quality N.A. 600 Weg. £18:10:0 
3/22 J3 L 53 J3 J3 B £18 : 1 0: 0 | 


FOR KEEN PRICES AND QUICK DELIVERY, TRY US. 


SEND YOUR ENQUIRIES TO: 
Electrical Dept., THE 


AMALGAMATED TRADING со. 


44, Surbiton Road, 
_ KINGSTON, SURREY. 


* 
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Careful Packing and Delivery— 


so that breakages are reduced to a minimum—is yet another characteristic 
feature of the Sloan Electrical" service that commends itself to your notice. 


What this means to you requires no amplification on our part. Í e ] 41 
All you need do, therefore, whenever requiring any of the B Oan ectric ә G. td. 4 


following well-known metal filament lamps, such as 8, 10 & 12, Colden Lane, London, EC. 1. 


BRITANNIA, COSMOS, EDISWAN, —BRANCHES— 
MANCHESTER. EDINBURGH. GLASGOW. 
FOSTER, MAZDA, OSRAM, WOTAN or “Z,” MANCHESTER. EDINBURGH. GLASGOW. 
| 16 & 16a, 79, 81 & 85, 27, 
or any other electrical equipment, is to send us your lacksons Row, Deansgate. Hanover St. Hope St. 
orders. You can leave the rest safely to: 


UNDERFEED STOKER 
COMPANY, LTD., London. 


ies | | 
— — nV LN A 


X de 
H 


THe CO; THERMOSCOPE bi eu 


Always ready for use. No liquids are employed. | Ok ud AU D МДЕ 

Gives accurate results in unskilled hands. Аш e 
H ео \ > En t , 

Shows on a plain scale the actual composition of the gas. k Toy AAA 

INFALLIBLE IN ITS OPERATION. 


Tue USCO DRAUGHT INDICATOR | 


Has a floating scale, thus avoiding adjustments. These Instruments were developed 
prs е: 5 | to meet our own needs іп 
s illuminated. as no mecnanism. determining boller performance. 


1s simple, robust and dustproof. 
Is distinct from a distance in any light. 
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PROTECT ALL MOTOR CIRCUITS 
BY RELIABLE 


IRONCLAD SWITCH FUSES. 


EASY and SAFE for 
RE-WIRING. 


Ordinary Fuse Wire used. 


No costly refills required. 
Fireproof Linings. 


Deals satisfactorily with | 
Short Circuits. 


Capacities, 5O and 
100 amps., 500 volts. 


SEND ENQUIRIES FOR ABOVE. 


Also— 
Porcelain Handle Self-Allgning Cut-outs. 
Wall Plugs. 
Distribution Gear. 


| Mining Switchgear, etc. L J 


& CO., 
LTD., 


A. REYROLLE 


HEBBURN-ON-TYNE. 


— Im - = 
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Т һе New Eccles Rubber Works, Ltd., 


^ RUBBER ECCLES." ECCLES, MAN CH ESTER. 1 ERTES, 


Specialise in EBONITE, STABALITE, 
VULCANITE GOODS, 


Magneto Parts, Distributors, Slip Rings, &c. 

Accumulator Boxes, Fork Separators, &c. 

Boiling Jets, Cocks, Elevators, Acid Conveying Pipes, 
ittings, &c. | 

Centrifugal, Ram and Diaphragm Pumps, Pump Rings. 


ROD. SHEET. TUBE 


Chemical Vessels Lined for Protection against Corrosion. 


AGENTS : 


` LONDON: Meses LAWLER, AYERS & co., LM, __ 
1, Broad Street Place, К.С. 2. 


150-B-H.P. 
Twin Cylinder 
Gas Engine. 


7 | NE 2 
1 85 If Ж he 


IMPER IA L 
Twin Cylinder Gas Engine. 


This Engine was designed to meet the demands for a prime 
mover with an exceptionally steady turning movement for 
driving electric generators. 

Its great regularity under all loads plays an important part in 
prolonging the life of the dynamo to which it is coupled. 


It develops 140 B. H.P. The flywheel is built in halves and 
placed outside, between the engine amd outer bearing. This 
is a very important feature, because it does not necessitate 
cutting away the foundations as is usually the case. 

The standard drive for this Engine is by belt from the flywheel, 


butother methods may beemployed without disturbingthe Engine. 
Ask our representative to call, or write us for full particulars. 


KEIGHLEY GAS & OIL ENGINE CO., LTD., 
IMPERIAL WORKS, KEIGHLEY. 


| London Office 


T GP 55 « 
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Please 
give 
us 
your 


for 
odd 
sizes 
whether 
taller 
or 
shorter 
or 


Makers of 
all kinds of 


TRANSFORMER 
PILLARS. 


ARC 
LAMP 
О PILLARS. 


BRACKETS. 


CARRIERS. 


Nat. Tol. No. 160 Worcester. 


Enquiries 


MADE IN 


THE ELECTRICAL REVIEW. 


“QUALITY” 


Established 1814. 


Telegrams : Worcester. 


FEEDER PILLARS. · . 


No. 1326 (Registered Design). 
SEVENTEEN 
BUT QUOTATIONS ALSO 
GIVEN FOR OTHER SIZES. 


These Pillars ате of very nice ape rande, are thoroughly 
good castings, and are very efficiently ventilated. Each Pillar is 
provided with two doors, hung on massive ornate malleable iron 
hinges pivotted on 2 in dia. Brass Pins, and each door is fitted 
with a good Brass Lock, The first six sizes measure 4 ft. high 
overall above ground, the next 5 sizes, 4 ft. З ins. high, and 
size 5, + ft. 9 ins. high above ground. The underground part of 
all sizes is 1 ft. 3 ins. long. 


STANDARD SIZES: 

Inside Dimensions. Clear Openings of Doors. 
S.ze 1 19 x 12 ins. ut 33 x 15 ins. 
» ta 19 x 14 ins. Js 33 x 15 ins, 
Е 16 91 х 12 ins. 33 х 17 ins 
„ 2 21 х 14 ins. 33 x 17 ins 
„ 2a 2] x 16 ins. 33 x 17 ins 
5» 2с 2] x 18 ins. 33 x 17 ins 
„ 2b 25 N 11 ins. 36 x 21 ins 
„ 3 25 x 16 ins. 40 x 2] ins. 
„ За 25 x 20 ins. 36 X 21 ins 
„ 3b 31 x 16 ins. 36 x 27 ins 
5» 4 31 x 20 ins. 86 x 27 ins 
»o9 36 x 24 ins. 42 x 33 ina 
„ 6 12 x 24 ins. 61 x 38 ins 
» 7 36 х 30 ins. 46 x 30 ins 
5, З 42 X 30 ins. 16 x 36 ins 
» 9 36 x 306 ins. 42 x 33 ins. 
‚ 10 36 х, 30 ins. 42 x 33 ins. 


STANDARD SIZES, 


xxi 


Contractors to H. M. Governmen. 


u 
ap ere 5 


with 
divided 


up 
interiors, 


brick 


Makers of 
all kinds of 


FEEDER 
PILLARS. 


INCANDESCENT 
LAMP . 
PILLARS. 


CORONAS. 


MANHOLES. 


ENQUIRIES SOLICI TED. 


HARDY & PADMORE, LIMITED, 
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An Accumulator of Unique Qualities. 


The D P. Storage Battery is the most reliable 
and efficient form of accumulator obtainable. 
It is the result of considerable expenditure of 
time and money in research and development. 

unique method of plate formation is 
employed. The active material is in the form 
of a very tough adherent skin of lead peroxide 
which will withstand rapid discharge to an 
extent previously considered impossible. 


THE D.P. BATTERY CO, LTD., ' 
Lumford Mills, BAKEWELL, DERBYSHIRE. 
LONDON OFFICE: 11, VICTORIA STREET, S.W. 


STORAGE 
BATTERIES 


Mouldings 


Sheets. Rods-Tubes. ФӘ 


HIGHTENSITE 
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CHEMICAL VESSELS, &e., 
M Hous, LINED WITH EBONITE. 


OUR ~ 


— 
- — — 
"A ~ Тт 
Б = — t= 
- 
B = ео oma 
= 222 


ENQUIRIES _ 


>` — — 


September 24, 192. ] THE ELECTRICAL REVIEW. xxxiii 
| A - Af 


207.9 
pau Un 
мб" * anaging Director: PHP ENSABENE-PEREz. fg 


MÀ - Le 


NEW CROSS 76. y 


Telegrams: 


ELEDAMIC PHONE, LONDON" 


EFFICIENCY. LIGHTNESS. 


STOCK DYNAMOS | STOCK MOTORS 
V to 6 KWV. 2 то 10 В.НР, 
~ SYNCHRONOUS ROTARY CONVERTERS. | 


A. С. VO ros. 
Works s Offices. к | 


zu NEW CROSS ROAD: LONDON: SE 


ША rome ШШЩЩ нам ШШШ 


PRINIS 


illegible blue prints, you wi eciate the === 
Bold апа Clear 


ШШЕ 
ШЕР 
ҮК! 


| 
il 


value of the Cooper Hewitt | ue Printing == 
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belts — thia is the secret of perfect contact which 

makes the perfect copy. The machine is simple in 

operation, is easily controlled, and сап produce 
any length of prints desired. There are six types, 

large and small, for various needs, particulars of 
which can be obtained on request. Write to us 
to-day for particulars. 
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WATER POWER 


23 years experience at your service. 


` ‘Telegraphic Address: “Clifford, Birmingham.” 
Telephone: No. 8684 MOREM B'ham. (4 lines) 


B CHARLES CLIFFORD «SOM, 


5 LIMITED, vun 
BIRMINGHAM. 
ESTABLISHED }776, ` 


| FEED дч Complete Hydro- electric Planta, Water 
PHOSPHOR BRONZE SHEETS: ётер, sections, Turbines, Pelton Wheels, Pipelines, 


RODS. WIRE, TUBES & CASTINGS. : 
SPECIAL FREE-TURNING BRASS RODS (not extruded), H AY, M ARYON & CO ; LTD : 
For FINE THREADS. „ 
WHITE ANTI-FRICTION METAL, “Seacliff” Brand, lida a лшн 
To any Specification or. Sample. „ aa GANO; 
| Ludgate Circus, LONDON, E.C. 4. 
"Phone: Central 1814. Telegrams: " Hamabrila, Fleet, Londcn.”’ 


s arro dti 
4 
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BRASS, COPPER, GUN METAL, MANGANESE BRONZE, 
. HIGH STRENGTH BRASS; TIN, LEAD, &е., de. 
VUBES, ROBS, WIRE, SREETS and CASTINGS. 


NEWEST TYPES. 


OSCILLATORS. 
SWIVEL. AND TRUNNION 
“DESK AND BRACKET, 


12' & 16" D.C. & A.C. 


WITH ADJUSTABLE RANGE OF- OSCILLATION 
AND STATIONARY POSITION. 
_WE: MAKE ALL: KINDS OF ELECTRIC FANS ` | 
FOR ANY VOLTAGE OR PERIODICITY. 


„7 


„ . "S ERCOLE MARELLI & CO. LTD., 
ERCOLE МАнк г & Со. | p Fan House, 19/20, Garlick Hitt, 
Works: SESTO S. GIOVANNI, О Queen Victoria Street, 
| i LONDON. E.C. 4. 
MILAN (italy). a TELERHONE: Central тм. 


GRAMS: Aurette, Cannon, London. 


ЧЕР 
БТБ 
FIRES, _` 


BOILERS, 
GRILLERS; 
COOKERS, 
KETTLES, 


(Gill’s Patent). 
AS SPECIFIED BY THE ADMIRALTY. 


shots, 


In Naval Brass or Galvanised Steel. 
All Standard Sizes Stocked. 
Illustrated dimensioned Show Card on 
application. 
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SOLE LICENSEES AND MANUFACTURERS :— 


E. SHOWELL & SONS, LTD., 


STIRCHLEY - - - BIRMINGHAM. 


Regd. Design No. 623860, 
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PORTABLE SCOOP CONVEYOR 


Release your Wagons and Trucks by loading and unloading them quickly. 


* 


For - | 
LOADING Made in six 
and ; 
UNLOADING | Standard Sizes 
MOTORS, from 14 ft. to 
WAGONS, . 
TRUCKS, ` 24 ft. and in 
BARGES, widths of 12 ins. 
SHIPS, А 

а í and 16 ins. 
Most adapt- | 


Self - contained 
with either 
дд Petrol Engine 
== 2 E or Electric 
; Motor. 


able for con- |= 

veying Cass 

Coke, Chem: 

cals, Coal, 

Bricks, Sand, 
&c. 


h ООР Y uni i m allway Truck and stackin 
the Coal u 12 ft. high, coverin di OF 24 


These Conveyors are successfully at work in a large number of Gas and Electricity Works. | 
Illustrated Literature sent on request. | | 


SOLE SELLING AGENTS— 


C. H. JOHNSON & SONS, LTD. ostende Ra, 


Telephone : 201 Cheetham Hill. E Telegrams: “ Irkdale, Manchester." 


115 SlSSON- 


COOLING 5 


А PLANT. | SELF-LUBRICATING ENGINE. 


Our long experience 


in supplying Water Tor Direct Coupling to Dynamos, Pumps, Fans, Blowers, ёс. 


— 


4 


Coolers of every de- 
scription and for all 
purposes to many of 
the largest organisa- 
tions in this country 
enables us to give 
advice— based upon 
years of practice —as 
to the most. suitable 
Cooler for any given 
conditions, and to 
guarantee re- 
sults from any 
plant supplied 1 
by us. Letustellyou 

of the many installa- 
tions we have made 
and of the satisfaction 
which our customers 
experience. 


Full Particuiare on Appilcation to— 


W. SISSON & Co., Ltd., 


ENGINEERS, 
“CO. LTD, GLOUCESTER 
CO., LTD., : 
Station Works, | 
Shalford, й | n 
— Nr. Guildford, Tels. Bisson, Gloucester." . Tal.: No. Я, 
Surrey 
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White Elec. Instrument Oo, .. 1 
White, Jacoby & Co. .. 
Wholesale Fittings Oo. .. e 
Wiggins, Е., & Sons a 
Willams & Pell. ss EN 


Wilson, L. E. А Вар. 20 
Witton-Kramer Eleotrio Тоо 

and Hoist Works M Sup. 61 
Worthington-Simpson, 144, .. 
Wolf, 8., & Co., Ltd. .. Sup 11 
Wright Motors, Ltd. ..  .. 1 


Yule Electrio Co., Ltd... TM B 
Zenith Manufacturing Оо, oe 4l 


Air FILTERS. OIL EXTRACTORS. 
STEAM DRYERS. STEAM TRAPS. 


F 
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«STEAM USERS" 
| HATE YOU 


not to know all about my SKATOSKALOY Patent 
Pneumatic Scaling Tool, for Babcock, Stirling, and ALL 
Water Tube and Lancashire Boilers, Economisers, 
Evaporators and Condensers, also for Rust removing. 


Supplied to the Admiralty, War and India Office, aleo the principal 
Firms and Electricity Undertakings іп the United Kingdom. 


Lists will be gladly sent explaining its advantages together 
with names of Users by applying to :— 


F RANK GILMAN soe maker), 9, Westfield Rd., Birmingham. 


BRITISH EBONITE 


» RODS, TUBES, SHEETS, MOULDINGS, 
* ACCUMULATOR BOXES, &c. 


CO., 
LTD. 


THE 


ES сытыы ысы 
[ — 


| E PROMPT DELIVERIES FROM STOCK & TO ORDER. 
| FACTORIES aS 
} AND 
" OFFICES, 


REDUCE BREAKDOWNS | | 
BY SPECIFYING Write to | 
DEPT. D“ for 


: E l 55 Ё 7 
5 S 29 5 | 
INDIN E t 
N / * 3 ; d 2 М 2 i fv КОТ, . ~ Descriptive | 
PYROMETERS Uu am c e Catalogue. 
SB B TT Ux 2 * Уң 
| 


ON YOUR GENERATING SETS. 


INSTALLED :. BY THE 
LEADING FIRMS :— 


SN Messrs. Vickers, Ltd. 
The General Electric Co., 
Ltd. 


| Or ring up 
325 
Ipswich. 
Messrs. A. C. Parsons, Ltd. 


The Metropolitan - Vickers 
Electric Co., Ltd. 


The British Thomson- Houston 
Co , Ltd 


The English Electric Co., 
Ltd. 


Messrs. Mather & Platt, &c. 


WRITE FOR FURTHER PARTICULARS. 


REAVELL & CO., LTD., 


THE CAMBRIDGE AND PAUL RANELAGH WORKS, 
INSTRUMENT COMPANY, LTD. . | 8 IPSWICH. 
CAMBRIDGE and LONDON. 
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CLASSIFIED INDEX 
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The Names of Advertisers whose Acnouncements are ordered for a series are entered under any one Heading in this Index 
Free of Charge, but if repeated under existing Headings 18. per Week is charged for each additional entry. 
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OF ADVERTISEMENTS. 


Ascessories. 
в, В, hamp Al, 0 Londen and Birming. 


Ryman, 

Sax, » Julius, & Oo., Lad, 
on & G 
Oen 


rieed Stoker Oo., Lad. 
eed (Manchester), Lad 


W isen, L. B 
Air бйрй 
Themson-Houston Oo., Lea. 
lidated Pneumatie Чоо! Ое 
Reaveli & Go., Led, 


Air Filters. 
Cleworth, Whea! & Co, 
Gecling Towers, Lad. 


Tun | 
Premier Сое & Engineering Oo., Là 
Princeps & 


F 
S Oo., Laa. 
4 Co., Led 
(Bruce) & Oo., Lad, 


Aluminlum. 
British Aluminium Oo., Lid. 


Are Lamp Coupliug, Winches, ås, 
eering & Lighting Equipment 


¥ Bleetrie 
New Union Kieetrio Oo., 144, 


Armature Repairs. 
Anderson, Angell & Co. 


се E — 
Bwarren, Ltd 


White, Jacoby & Со, 


Anetioncers and Valuers 
(Nechanical). 
Risk (Wheatley), Price & Co. 


Antematie Liquid Scale and 
Indicator, 
Avery, W. & T., Lid, 


Ball Beariags. 
Hoffmann Mig. Oo., Lad. 
Mendard Insulator Co., Led. 


Batteries (Primary), 
Bell Battery Co., Ltd. 
General Eleotrio Oo., Lad. 
India- Rubber, G..P.& T, W. Oe., Led. 
Jones & Pordes. 
Lee, Albert, & Oo., Ltd. 
Bemaphore Engineering Co., Ltd. 


Batteries (Storage). 
Akon p Co., Ltd, 


ос Electrical Storage Oe., Lad. 
ity Accumulator Co. 
D. P. Battery Oo., Ltd. 
Fullers United Klectrio Works, LAd, 
Bart Aeeumulator Co., Lid. 
Peer Aceumulator Co., Lid. 
ett & 2016 and Eleotrio Power 
Storage Co 
T sder САН Oo., 144. 


Bells. 
Frog Bllectrio Oo., Ltd. 
4 Oo., " 
Belting, 


Dermatine Oo., Ltd. 
India-Rubber, G.-P. & T. W. Oo., Ltd. 


Bitumen, 


Anglo-Mexican Petroleum Oo., Lad. 
Premier Bitumen & Ashphalt Co., Ltd. 


Blowers (Portable Electric), 
R Pneumatio Tool Oo., 


geholey & Co., Ltd. 
Books. 


General Fleetric Review. 
Gresham Publishing Co. 
E^Wieewe Journal. 

McGraw Hill Publishing Co., Ltd, 


Boosters. 
Chloride Nieotrioal Stcrage Се, Oe., Lad, 
Badia -Bebber, а. Р, &T Oe., Lad, 
Cabinet Werk. 


Brown & Oo. ‘ 
Electric Cabinet Works. 
Turners & Hunters. 


Cable Connectors, 


Намат & Stretton, Led. 
Meier. Mattes, O., & Co. 


Cables. 
See Wire (Covered), 
Carbons, 
British Thomson - Houston Oe., Lad, 


Mectrical Supplies Co. 
General Eleetrical Co 


Casing and Capping. 
Harris, J. F., & 
Haslam & & Biretton, Lid. 
Jennings, Ltd. 


: Castings, - 
London mene Firm. 


Patent Die Castings Co. 
Wallwin eo s 


Chaln Drive, 
Brampton Bros., Led, 


Cirenit Breakers (Automatic), 
Bertram Thomas, 
British Bran owes * 
Ellison, gon : кино», 
Veritys, Lad, 


Oe. Led. 
Lal. 


Clocks (Eleetrie). 
Gent & Oo., Lad. 
Silent Eleetrio Cloek Oo., Lid. 


Condensing Apparatus. 
Dalo, М; Маханов ote Morley, Lad. 


teen Oo., Lad, 


Conductors (Aluminium), 
British Aluminium Оо,, Led, 


Conduits, ` 
Bleetrical Conduite, Lad, 
General Electric Co., Lad. 
Ee арпа Trot 
ey neer a 

Simmonds boe ТАД. 
"wa pos Conduits, Lid. 

Tubes & Conduit Oe. 
Walsall Hardware Mfg. Co., Ltd. 


асое 


ма 


Brake Os., Lad. 
"n A Okera Miel: „Аё, 
2505 I EE се 


С (Meter). 
Peebles (Bruce) & Oo., Lad. 


Conveyors. 
Johnson, C. H., & Sons, Ltd. 


Coollag Towers. 
Wertnington-Simpson, Lad. 


Corrugated Paper. 
Brightling, G. C., & Co. 


Couplings. 
Electro-Metals, Ltd, 


Dynamo Brushes. 


British Thomson-Houstea Oo., 144, 
Veritys Lid. 


Dyname Repairs, 
Bertram Thomas. 
Walters, Austin, & Ben. 
White, Jacoby & Co., Lid. 


Dynamos. 
British Thomson-Houston Ое., Lad. 
Canning & Oo., Ltd. 
Crompton & Co., Ltd. 
Electric Construction Os., 144. 
Eleotromotors, Ltd. 
General Elestrio Co., 144, 
Hal! J. P., & Co., Lid. 
Hart ell, Wilson & Oo., Led, 
Holmes, J. H., & Co. 
India-Rubber, G.-P. & T. W. Oo., Led. 


Dynamos — Cont.) 


Mfg. Оо. 
Todman, Ryall & Co., Ltd. 
Veritys L4d. 

Barthing Clips. 
Bate, D. O. 
Hann & Ingle, 
Ebonite, 
American Hard Rubber Ов, (Наш), 


Led. 
British Ebonite O8., Lad. 
India Rubber, G.-P., & T. W. O0., Ltd. 
New Beeles Rubber Werks, Ltd. 


Electric Heating: 
Oompany. 
Electri Magnets 
ect с Litting aguets 
Electric Pertable Teels. 


' 
Lid. 2 E 

Westminster тоа Electrie Се. 

White, Jacoby & Co. 


Electric Washing Machines. 
Duncan, Watson & Co. 


Electrical Accessories. 
MeGeoch, W., & Oo., Lad. 


Electricity Meters. 
Allen У West & Co. 
Bastian Motor Со. 144, . 


Bertram Thomas. 
Chamberlain & ee 


144. 
General Oo., Tad. 
Engineers and Contractors 
trical 


TEN. райлы (Cas (баз). 


иЗ 


Engines (Oil and Gas). 
ted Pneumatic Тоо 


1 Qo., Lå 
Keighley oes & ОП Engine Co., Lid, 
Engines (Steam). | 


Beewett, Lindley & Oo., Lid, 
Heath & Serena 
& Oe., Lad. 


Aland & Oe. 
Berkeley & Young, Ltd. 
55 eae Oe., Led. 


8 g Оо, Oo., Lad, 
Leach, 8. G., & Oo., Lad. 
Marelli, B., & Оо. 

Oo., Led. 


Feed Pumps. 
Hall, J. P., & Sons, Lad, 


Feed water Treatment, 


Fibre. 
Austin & Hayes. 
Diamond Fibre Oo., E44. 
Mosses & Mitchell, 


Fittings (Electric Light). 
British Electric Trading Co. 
British Thomson-Houston Oo., Lad 
Cable Accessories Oo., Ltd, 
Dorman & Smith, Ltd. 

Drake & Gorham п norena; bid. 

Dugdell’s Paten 

кше T Tichting Equipment 
Co., 

Excelsior Shade Mfg. Co. 

General Electric Оо., Ltd. 

Hadden, J., & Co. 

Heavy Current Electrical Accessories 
Co., Ltd. 

Metallic Elec. Eng. Co., Lid. 

Newman Electrical Co. 

Simplex Conduits, Ltd. 

Smith, J. ё W. B., & Oo., Led, 

Swift Electrical Co, 

ыт J. H., 4 е Lid. 

ardle Eagineeri Oo., Lid. 


(Continuod ea page xl.) 


Fittiags (Fancy). 


New Italian Art Association, Ltd. 
Wenham Lighting Corporation. 


Fergings. 
Жеке Моон! Brake Oe., Led. 


Jenkins, R 

Ріда Bea ds. 
Midland Nleotrie Mig. Oo., Ed. 
Veritys Lad, 


Donovan & Oo. 

M W., & Ое., 144. 
be ма. Oe. 

Mey, B. F., Lid. 


Gears—Cat Double Helical. 
Онтеда Gear Oe., Ltd. 


Genera raters. | 
British Themson-Housten Oo., Bd. 


Glass. 
Beadle, T., & Co., Ltd. 
Genera! Kicotrie Oo. - 
Lang, Jules, & Son 


Heating & Cooking Apparatus, 
The. 


Arera се 
Benham & Bons, Ltd. 
Bertram 


"Electric Fires, Ltd. 


Bleotrical Supplies Oe, 

пш & Sons, А. 

Iron Oo., Ltd. 

Oo., Lad. 

Haw L. G. & 00. 

Metropolitan Vickers Heel, Go., 144, 
Premier Eleetrie Heaters, Ltd. 


Led. 
plex Conduits, Ltd. 
Southern Dleotrie Oo., Ltd. 
T 8. Electrical Construction Co., 


td. 
Weleo Patents, 
Yule Hleotrie Co, 


Huts. 

айа | ubber. 
. „& T. W. Oo., Lea. 
Instruments (Киши). 


British Thomson-Houston Оо. 
Cambridge & Paul Iustrument aa bo. Ld 
Edison Swan Bleetric Oo., Lad. 


— 


Jones, В. G. 
E 


Insulating Material. 


Sag ка Petroleum Co. 


Lait, Babe, G. — W os. lar 
‚ Bon. 


Jules 
Те" Insulators, Ld. 
L. P. B. Ileetrioal Oo. 
Lorival Manufacturing Co. 
MacLennan, John, & Oo. 


Bpicer Bros., Lid. 
ium Insulator Oo., Lad. 

pueg, УУ & С. 

Тау or & Petters, Ltd.. 

Weidmann, H., Led. 


Ironclad Switchgear. 
Midland Electric Mig. Os., 


Inventions. 
Electrical and Engineering Develeg- 
ment, Ltd. 


Ladders, 
Heathman, J. H. 
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('LARKE, CHAPMAN ё Co. 2: 


GENERAL AND ELECTRICAL ENGINEERS 
AND BOILERMAKERS. 


VICTORIA WORKS, GATESHEAD. 


MANUFACTURERS OF THE 


THE CLAIMS OF THIS BOILER HAVE BEEN FIRMLY ESTABLISHED. : 
AND RECOGNISED BY BOILER | POWER USERS. 


TH ADVANTAGES cameo ARE :— 


ALL heating tubes perfectly straight. | 
NO joints exposed to heat of furnace gases. 
ALL parts of boiler free to expand. 

| ALL heating tubes same length. 

| EASY removal and replacing of tubes. 

| MAXIMUM steam release area. 

| 4 MINIMUM deposit in tubes. 
FREE access to all parts. 

| HIGHEST efficiency. 

| 


LONDON OFFICE: 


| Teleg. Address: “ Cyclops,” Fen, London. 


'' NWoopSsoxX (PATENT) 


FITTED WiTH 
PATENT SUPERHEATER 


AND 
. . UNDERFEED ТҮРЕ ОР 
STOKER. 


50, Fenchurch Street, 


ILEB 


E E 3 

"n 

E. C. 
o е fy’ 

^ X “ 


tuto 


Telegrams : 
" CvcLors,"" Gateshead. 


Tele N - 
Nat. 1070 and 1078 Central, 
PO. 187. 


| 
| ! 
WOODESON ^ WATER-TUBE BOILE | 


ENQUIRIES SOLICITED. 


ДАШ non d | 
el Kw 


CHINESE VASE TABLE LAMP, 
with hand-painted Silk Shade 
to match. 


ELECTRIC LIGHT FITTINGS 


OF EVERY DESCRIPTION, , . „. 


SPERRYN & Co., Ltd., 
LONDON, "T BRISTOL 


. - ' 7** Heeg Offtee and Works: 
MOORSOM STREET, BIRMINGHAM. | 


à | SEND FOR OATALOGUE. 


L.P.8. INSULATING 
SLEEVING, made In sizes 
from 4 to 80 mm. bore. 
A most efficient insulation 
forall Internal connection 
In electrioal apparatus. 
Anexcallent substitute for 
perishable rubber tubing. 


[FLEXIBLE WOVEN 
CONDUIT. ^ | 


NOTICE OF REMOVAL. 
LPS. ELECTRICAL C0. 


beg to announce that they have moved 
thelr Offices and Stores to 


LP.S. WORKS, 
AVENUE ROAD, 
ACTON, LONDON, 


SOME L.P.S. 


Tbe LPS. ‘ELECTRICAL co., 


L. P. s. WORKS, 


AVENUE ROAD, ACTON, LONDON, W. $. 
Gutegbene: Ghiewisb 1009 (9 Нам, Jelegnms : © Gagineyen, Act) Lenéen.* 


W. 3. 


PRODUCTS : 


OILED SILK, CLOTH, 
PAPER and TAP*S (bias 
and straight cut). 


India and Egyptian Cotton 
Tapes and Webbings. 


Adhesive and Para Rubber 
Tapes. 


PRESSPAHN, LEATHER- 
OID, EBONITE and FIBRE. 


xl 
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OLASSIFIED INDEX OF ADVERTISEMENTS .—(Centnud from page xxxviii.) 


Lamp Helders. 


Bdisea Swan Electric Oo., Led. 
Western Bleetrie Oo., Ltd. 


Lamps (Arc). 
тврле & Lighting Equipment 


ру РА Os., 144, 
Lamps (Carbon and М.Р.). 
British Electric Lamps, Ltd, 


British Themson-Houstes Oo., Led. 

British Union Lamp Works, Ltd. 

Oryseleo, А 

Drake & Gerham Lad. 

. 

Mean re Oe. IAI. 
Lathes. 

@hurehill, O., & Oo., Ltd. 


Lead Smelters. 
Pass & Son, Ltd. 


Lighting Sets. 
Aster Envivecrine Oe, 
Barlaw Engineering Co., td. 
City Electrical Co. 
s Overseas '' Engineering бе. Ltd. 
Rejax, LAd. 
Btudebaker, Ltd. 
Machine Tools. 
Taylor & Challen, Led. 


Magnets (Permanent). 

Graham, A., & Оо, 
Rica. 

Birmingham Miea Oo. 
Mica and Micanite Supplies, ТАЙ. 
Миса Manufacturing Ce. 
CERE heal 
Vandervelde, L. 
. Wiggins, F., & Sens, 


Motors. 
Aland & Co. 
Barlaw Engineering Co., Ltd. 
B. K. B. Electric Motors, Ltd. 


Booten H. T., Ltd. 

British Electrio Plant Co., Ltd, 
British Thomson-Housten Oo., Led 
Brittein's Rlectrie Motor Oe. 


Mather & Platt, Lad. 

Mavor & Coulson, Lid. 

M litan-Viokers Bleo, Oe., 144, 
tish Electric Supply Oo., Led 


Ti Daaa & Meter Os. 
a 0 
Wright Motors, Lid. 


— 
White, Jacoby & Oo., Lad. 
Motor Starters aad Controllers. 


Patek Houston Oe. Tad. 
Compression Starters and Switchgear 


ON Cans and Filters. 
Wells, А. O., & 00. 


Overhead Transmission Lines. 
Twiss Mice, "renemigsten, Lid, 


Patent Agents. 
Forrester, H. 8. С, 


Geld, L, 
Rawerth, J. I., & Мов, 


Pillars. 
Bariy & Padmeee, Lod, 


Porcelain, China, 25. 
British Dlestric Trading Oo. 
China Fumiture Жоо, Fittings Mirs,' 


Association, 
Masiatgre, J., & Go., Ltd, 


Putesus ster Oe 
гоа imn Lu. 
Reserding Machines, 


Bailey, Bir W. E., & Oo., Ltd. 
Gent & Co., Ltd. 


Rectifiers. 
Power Rectifiers, 


Manufacturing Oo. 
Scale Remover, 


Gilman, F. 

Metal Buyers. 
Bayers of Scrap Metal, Lèd. 
Webster, А. 


Screws and Terminals. 
Anglo-Bwiss Berew Oo., Ltd, 
Armstrong, Stevens & Bon Utd, 
Coventry Repetition Oo., Ltd, 
Gilson, *$ dk Oo., Lad. 

L. P. E. Bleetrical Oe. 
Moy, B. F., Lad. 


Screws and Terminals—(Cox.) 
Ormend Baginecring Ое. 
Rogers W., & Oo. у е 

Boss, бо I. 4 LM. 


Seldering Material. 
Fiuxite Limited, 


Stokers, 


Igranio Ое. Lea. 

India-Rubber, G.-P. & T.W., O0., Lad, 

Lowke, J. T., & Bons, 

Moy, е F., е 

Tofield & Robinsen, Lid. 

Weritys Lad. 

Walsall Nleetrieal Os., Ltd. 
Switchgear Ironwork. 

Weleo Patents. | 


Can е " 
Cleveland Metal бо. 
Davies, с. H., & Co.; Ltd. 
Dermana & fmi 


Lid. 


Bdisen Swan Electric Oe, Led. 
Medtech, W., & Oo., Ltd. 
Midland Hleetrie Mig. Oo., LA. 


Tank and Girder Werk. 
Beaby, Fred., & Ое, 


Tapes. 
B. P.. Bleetrical Oo. 
MacLennan, John, & Os. 
Telegraph Condousers. 
The Telegraph Condenser Oo., Ltd, 


Telephones. 
Pritish L.M. Briesson Mig. Go., ма, 
Hleetrie 


Gent & Co, Idee. 


Graham, & Oo. 
Sterling Telephone & Mleetrie O., LA. 
Western Electric Oe., Led. 
Time Bwitehes. 
Gent & Oe., Lad. 
Teels, 40. 
Imperial Electrical Works. 


Taylor & Oballen, Ld. 
Wolf, 8., & Oo., Ltd, 


Tools, Beller Scaling. 
Ana, Frank 


General Nestle Oo., Lid. 
MeGeoeh, W., & Oo., Lid. 


„ Lad. 
. Werks. 
ater) 


Hay, 4 Oo., Lid. (Water). 
у Man (Wa 


e 4 & O0. L] 


Vasunm Cleaners. 
Beok, О. B., & Co., Ltd. 
Panean Watson & 00. 
Graham, J. H., & Co. 
Hoover Suction Cleaner, 


Varnishes, 26. 


и Dq, Recorder Oo., DAR. 
Gent & Оо, Led. 


Welding. 
The British Oxygen Os., Led. 


Wire (Covered). 
British Insulated & Helsby, Ltd. 


Оовеседі поете ты." 
's ’ " 
Dleotrical and 
e 
Незв!еу'в W. T Te Wks. Os., Bed, 
| . 0 1 
Hooper s Telegraph I. N. W Lå. 
India Rubber, G.-P, & T. W. Oo., 


Percha Ce., 104, 


Blectrical 4, Ld. 
Gt. Helens Cable & Rubber Oe., Led. 
Union Cable Oeo., Ltd. 
Ward & Geldstone. 
Western Dlestrie O0., Ltd. 


Wire (Uneovered). 


X-Ray Apparatus, 46. 
Oox-Cavendish Eiecl. Co., Led. 
Medical Supply Association, Led, 


MISCELLANEOUS ANNOUNCEMENTS, 


Relating to Situations, Articles for Sale and Wanted, &c., appear on Sup. 23, &c. 


TELEPHONES 


Vax clients don’t want a tell-tale telephone, they want the ERICSSON intercommunication 


equipment which enables any number of conversations to be carried on simultaneously 
— none to be overheard. This is an important consideration that your clients will realise 


as put forward in their interest if you suggest it to them. 


ERICSSON 


telephones are 


used in railway signal.boxes because they work year in and year out infallibly. This is 


another point of interest your clients will appreciate. 


ERICSSON telephones are easy to install because :— 


Write for illustrated price list. 


THE BRITISH L.M. ERICSSON MFG. CO., LTD., 


60, LINCOLN’S INN FIELOS LONDON, W.C. 2, 
Factory - BEESTON,. NOTTE. 
Bole Agent for Scotland: MALOOLM BREINGAN, 67, Robertson Bt., GLASGOW, 


e Led the Way im 1899. 
Set the Standard to-day. 
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SAND PITS 


VOL. 2. 


D.C. STOCK MOTORS, Pages 5-17. 
A.C. STOCK MOTORS, Page 18. 


BE PREPARED 


Y FOR THE 
"үү 


М LIGHTING SEASON. 


b ALTO 


OUTDOOR LANTERNS 


IN 


THREE SIZES 


FROM 


18/- 


EACH, 


with Opaline Globe. 


THE 


WHOLESALE FITTINGS Go., LTD. 


LONDON (Head Office): 
23, 25, 27, Commercial St., E. 1. 
MANCHESTER: 41, Shudehill. 
BRISTOL: 14, North Street, Stokes Croft. 


У. 
BIRMINGHAM 


1st OCTOBER, 1920. No. 7. 


THE ELECTRICAL REVIEW. | li 


If you have not 
һаа a Copy — 


PLEASE WRITE 
FOR ISSUE 47. 


Contains a list of 
Hundreds of D.C. 
and А.С. Motors for 
immediate delivery, 
together with other 
useful information. 


ENITH 
VOLTAGE REDUCER. 


Replaces Primary Celis for working Bells, &, 
direct from D.C. or A.C. Mains. 


Recommended for use in 
tropical climates. 


Easy to Install. 


Convenient and clean. 


Consumes current only 
when belis are operated. 


C 
4" x 11% x 


Price 108. 6d. subject. 


fs й 
Descriptive Pamphlet on application. 


THE ZENITH MANUFACTURING CO., 


ZENITH WDRKS, VILLIERS ROAD, 


WILLESDEN GREEN, LONDON, N.W.2. 
Telephone: WILLESDEN 1116. 


Contractors to Admiralty, War Office, L. C. C., ác. 
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Advance Information. 


Supplies ón the way of the following goods : 


CEILING ROSES, CUT- OUTS, SWITCHES, WALL PLUGS, 
LAMPHOLDERS, PORCELAIN CONNECTORS, 


and many other electrical accessories too numerous to mention in this limited space. 


These are not Jap goods. | uirie? 
Have you had our prices? ctor? ©, "b 
They will Surprise You. r? um 


Do not order until you have had our prices or you will tbe sorry when 
it 1s too late. 


f 


T. BEADLE & Co. І тр, 


3, Castle Street, HULL. 


Branch Offices :—370, Cleethorpe Road, GRIMSBY. — 6, Green Lane, DERBY. 
Telegrams : “ JUICE,” all offices. | 2 


Ub NOW READY. 


| EIGHTH T Limp Cloth, cut flush, round corners, red edges, - Price 98. 6d. cet. 
| EDITION. | demy 12 mo. suitable for pocket (size 7 by 41), 3s. 8d 
з 132 pages. 86 Illustrations. Post Free ? е 


arr 


ELECTRIC TRAMCAR HANDBOOK, 


і | 
For Motormen, Inspectors, and Depot Workers. | 
=} 


— — 


By W. A. AGNEW. 


CONTENTS : The Ее. лс Circuit Electric Tram ways Electric Tramcars—Controllers— Brakes 
On the Road—Faults and Breakdowns— Index. 


What the Press says: 


There is no doubt that a careful study of it, by such tramway ““Опе can express nothing but unqualified praise for the simple 
way in which the author has treated what is, afterall, а з mewbat 
j The Handbook is in m-ny ways an 
takings. .. The Hundbook secins very reliable and generally excellent production, and one that should be on the bookshelf of 
every motorman in the kingdom.“ — Electrical Industries. 


employes, would result in a considerable saving in current and 
repairs and maintenance accounts of most trainways under- complicated subject. . . 


free from printers’ errors," — Electrician. 


' Can certainly advise all traction employés who are desircus of Provides a clear and practival exposition, in simple language, 


ns themselves well informed with regard to all improve ments of the mechanism of the tramcar, from the standpoiat of the шап 
in traction plant to purchase а сору of the book forthwith.“ — who has to drive 1t."—Rallway Gaz«tte. 
iH Electricity. 
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IRONCLAD SWITCH | 
AND FUSE GEAR. 


M.E.M. Gear is extremely popular because it combines Highest 
Efficiency and Dependability with Simplicity and Economy, 
and represents the best value obtainable in Low Tension Gear. 


Two well-known M.E.M. products 


The MEMCO “ Ironclad 
Changeover Switch 


is a typical example of M.E.M. Gear and 
its principle features are as follows: 

The Blades and Contacts areof hard-drawn, 
H.C. copper, controlled by an externally- 
operated side lever handle. The blades, 
which are provided with quick break flicker, 
are mounted on an insulated base. The 
bases areof moulded composition possessing 
high mechanical properties. Cases are 
silicate enamelled inside and the switch 
conforms throughout to H.O. Regulations. 


Remember M. E.M. Gear offers 


\ 


are illustrated and described below. 


The "GLASGOW" Combination 
Switch with Patent *Kantark " 
Fuses 

embedies many improvements, А new de- 
sign of Coupling Bar and Coupling is used, 
allowing more room for cable entry and 
effecting a rigid coupling of the two switch 
movements, thus ensuring the blades 
entering and leaving contacts together. 
Bases are made of hydraulically-moulded, 
high-insulated composition, non-hygro- 
scopic, with strong mechanical properties. 
The cases are silicate-enamelled inside and 
all switches are guaranteed to withstand 
2000 volts alternating current, flash test. 


a modern, comprehensive service, 


covering a wide range of patterns and capacities, and greatly minimises 
the stocking of spares and replacements. Full details on request. 


The "MEMCO " Ironclad 
Changeover Switch. 


No. 
1213 D. 
600 volts. 


The "GLASGOW " Combination 
Switch & Patent ^ KANTARK Fuse. 


No. 
2178 K. 
600 volts, 


2 & 3 pole. 


MIDLAND. ELECTRIC МЕС. i CO., LTD, 
BARFORD STREET, BIRMINGHAM. 


N: Hogan & Wardrop, 


N 


д 


е 


814, Corn & Produce — Basinghan в treet, 
NEWCASTLE-ON-TYNE : nee Gath F. Sunderland, Milburn Hee. WIT OF Fog же SOUTH WALES. 
es' Place, Tramways Centre, 160 8. DUBLIN 


hall 8t. аме MANCHESTER: T. A. Nunwiok, 


: J. Thornell. 
Bank 


WATER-LEVEL 
APPARATUS 


shows in your office or 

engine house the water level 

in distant tanks or reservoir. 
st 
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It consists of two parts, the Transmitting 
Apparatus and a Dial Indicator, or 
Recorder with chart, which are connected 
together electrically by a single wire. 


The Transmitting Apparatus, placed over 

the tank or reservoir, is actuated by a brass 
chain passing under a sprocket wheel in 
the instrument, and connected to a float in 
the water below. 


If desired, several Indicators, or Indicators 
and Recorders, may be connected together 
so as to be actuated by one Transmitter. 


The battery power required by the 
Instruments is very small: six Silvertown 
Leclanche Cells would suffice to work an 


Indicator several miles away. 


The Transmitter is made of non-corrosive 
metals, and solidly constructed. The 
Indicator is provided with a silvered dial 


Nam = = 


| 


| 
\ | 
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Perici 
AN 
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a NI NE CULO ||| and enclosed in a metal case; the range of 
AINE „ the Instrument is made to suit customers 
S . requirements. 

ur" = m 


Further particulars 
and prices on 
application. 


——U„b“1ö⁰ 


Indicator 


No. A953 


THE 
India Rubber, Gutta Percha & Telegraph Works Co., Ltd. 


(The Silvertown Company), 
HEAD OFFICE: 106, Cannon Street, London, EC.4 | WORKS: Silvertown, London, E. 16 


HOME: BRANCHES : zd 
BELFAST, BIRMINGHAM. BRADFORD, BRISTOL, CARDIFF. DUBLIN, GLASGOW, LIVERPOOL, LONDON, MANCHESTER. NEWCASTLE 
ON-TYNE, PORTSMOUTH, SHEFFIELD. 


ABROAD: | 
ADELAIDE, BUENOS AYRES. :CALCUTTA. CHRISTCHURCH N. Z). DURBAN, JOHANNESBURG, MELBOURNE, SYDNEY 


Prinsec by Wu. Cars, Le., 147-150, Gt, Ве теа Hul, B.O. I. and Ned by Тип EHu. CTI c RV W Up., 6, Ledgate Hill, London. E. O. 6. 


» t ——— 


Von, LXXXVII. 
No. 2249. 
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LONDON: PUBLISHIN ао OFFIC 


Yon On a 14s. 84. : 
＋:?s E Adress : 


LITHOLITE 


 INSULATORS, Ltd. 


65—57, Hackney Grove, London, E. 8, 
‘Phone and Telegrams: Dalston, 50%, London, 
*IREPROOF AND OTHER GRADES. 

MRARLY 90 YEARS. 


Birkby’s ELO“ 


For. all purposes for which moulded in- 

sulation is required specify "ELO''— 

which is water, oil and fireproof. 
Ф®Ф%ФФФФФФЩФФФФФФФФФФ%%%%%Ф%Ф 


FLEMING. BIRKBY & GOODALL, LTD. 
LIVERSEDGE, YORKSHIRE. 


WRIGHT ‘Phone: 499 
acana MOTORS. 


WRIGHT MOTORS, Ltd., HALIFAX. 


EVERY DESCRIPTION OF 


SMALL TURNED PARTS and CASTINGS 


for ELECTRICAL ENGINEERS. 


A. MORTON, 
6, Tenby Street North, Birmingham. 


BROOK 


ONE, TWO and THREE-PHASE 


MOTORS. 
See Sup. 58. 


SWITCHGEAR. 
ERNEST F. MOY, LTD., 


Manufacturing Electrical a ets and 
Government Contracto 


GREENLAND PLACE, CAMDEN TOWN, LONDON, 


MICA & MICANITE 
TAYLOR & PETTERS, LTD., 


40, Hatton Garden, London, E.C. 1. 
' Bee Page ii. 


4875 Contral. 
MOTORS. * 
Victoria DYNAMO & Motor 60. 


CRAVEN HOUSE, 


Kingsway, London, W.C. 2. 
‘Phone Gerrard 1945. 


DECEMBER 31, 1920. 


E, 4, LUDGATE BILL, E.C. 4. 
Colonial and Foreign 


Bowro, OnT.: Wi. dM nA Goma IZ. 
~ Adeokny, Cent., London." 


DYNAMOS. 


42 1s. 6d 
Manning Chambers. PARIS : Borvmav & 


CHURTON d 


КУ MOTORS. 


T. HARDING CHURTON & CO., LTD. 
Atlas Works, Water Lane, LEEDS. 


SKATOSKALO 
BOILER SCALING TOOLS. 


Sole Maker : 


FRANK GILMAN, 


9, Westfield Road, BIRMINGHAM. . 


Bee Advertisement this week, page экті, 
. ———— ——— TE TENET == >= = 


“EMPIRE” 
AUTOMATIC CONTROL 
Pumpe, Compressors, Machiuo Tools. 


WESTERN-ELECTRIC 


COMPANY, LIMITED, 


Norfolk House. Victoria Embenkment, W.C. 2 
Works: NORTH WOOLWICH, LONDON, E. 


TELEPHONES & CABLES. 


See Advertisement last week, Sup. 16 


CONNOLLY'S (BLACKLEY), Lo. 


for 
WIRES AND CABLES. 


Bee Advertisement this week, p. і. | 


WHITE 


Electrical Instrument Co., Cid. 


2, 4 & 6, GLOUCESTER ST., 
CLERKENWELL, LONDON, B. c. J. 


Phone: 


Wire 
Voltograph, London. City, 8660. 


ELECTRIC MOTORS. 


One, Two and Three- Phase. 


— . R 
BRITTAIN'S ELECTRIC MOTOR Co. 
(Late Langdon-Davies Electric Motor Со.), 
110. Cannon Street, London, E.C. 4. 


INSULATING 
-. BEADS - - 


Immediate Delivery. 


HOLDER-HARRIDEN LTD., 00 E. C. 


London, E.C. 


Registered at d. .O. as a Newspaper and 
Canadian Magasine rate of Postage. 


. RATES, Postage Free: United 


per annum. —- Ny Y 


pri 1 oo 


Ули Мовтвлир Co., 25, Park Place, Now 
„ Librairie, Etrangére, 22, Rue de la Banque. 


А В С Code. Telephone Nos. City 997; Central 4426 (Editorial only). 


NINETEEN-TWENTY 
(A REVIEW). 
See page xlil. 


Better than Rubber, Leather end Gatta-Percha, 


HOSE. 
NE 
“AL 
DERMATINE Co., Ltd., 


R 
DE Neate St., London, A K. Ё 


SHUNT REGULATORS. 
MOTOR STARTERS and all et of Resistance Work. 


REPAIRS A= MOTOR STARTERS. 


THE SOLENOID REGULATOR CO., 


NIONGATE SQUARE, CAMP MILL, 


кыы ss BIRMINGHAM, . . Birmingham: 


MAVOR & COULSON, Ltd., 


GLASGOW. 


MOTORS, DYNAMOS, 


SWITCHGEAR. 
— XT 
arunes © 
ARM H, DUNN а SON, 


RAYNER & HEALD, LTD., 


DUKE STREET, DERBY. 


TWO & THREE-PHASE 
MOTORS only- 


FULLER'S Wonks, Limited 
ACCUMULATORS BATTERIES 


WIRES & CABLES CARBONS, дю. 
WORKS: CHADWELL HRATH, ESSE. 


General Sales Oe: 
IDDESLEIGH HOUSE, Caxton St., Westminster. 
"Grams Blesbat, Vie, London, ‘Phone: Vistoria 8808. 


INGLEBY & CO., 


ELLAND ROAD, LTD. 
MOTORS LEEDS. 
FOR DIRECT AND 
ALTERNATING CURRENT 
Delivery from Stook up to 60 H.P. 


Advertisement Index, see page xxxvi., 


— ———— f — M — — M — À 
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“CANTIE’ 
SWITCHES 


CANTIE SWITCH CO., LTD., 


have removed to their New Works, 
LEIGHTON STREET, NOTTINGHAM. 


QUICK DELIVERY 


can be given as we are now 
making all our own Iron 
Castings. | 


Inert Cells. 
Instruments — Indicators. 
Instrument Meter.. . 
тесна рна Сеаг. 1 
Royal Ediswan gas- |ў 
Decaralive Ёш Hed & vacuum typen. 
риз Glass Ware.Leclanche Cells. 


Little Glutton " Vacuum 
leaner. 

Motors, 

Cil Switches. 

Telephones & Accessories. 

Wires & Cables. 

X-Ray & Electro-Medical 
Apparatus. | 


z= — Industrial Fittings. 


Mark the items in which you are interested and pest this 
page fo us, when we will gladly supply fall informetion. 


THE EDISON SWAN ELECTRIC CO., LTD., | yp 
: PONDERS END, MIDDLESEX. \ 
London Showrooms › ЕТ 
123-5, Queen Victoria St, Е.С. 4 & 71, Victoria St, S.W. I. 


|. IRONCLAD SWITCHES 
CHANGEOVERS SWITCH FUSES 
IRONCLAD FUSEBOARDS 


MICA«MICANIT 


CONTROLLER GBAR 
INSULATORS FOR EVERY DESCRIPTION OF ELECTRICAL WORK. 


'PHONE—4575 CENTRAL. 
TELEGRAMS—" MICAYLOR, LONDON." 


TAYLOR& PETTERS, l.. 


40, HATTON GARDEN, 


Contractors for Air Board. War Office and Admiralty Requirements. LONDON, E. C. f. 
CUTTING AND GAUGING OUR SPECIALITY. (The Oldest Established Mica House in the country.) ' 


BEST QUALITY MICA ONLY. AND ALL BRITISH. 


ARORA ПЕПЕ ЕВЕ | | 


Has given universal satisfaction. 


WHY? Because OUR patented Element is of HEAVY SECTION and 
has LOW Current Density, yet It GLOWS al a HIGH TEMPERATURE. 


Low Price, Robust, Cheery, Economical. 


Write for List E (Fires & Cookers) to Sole Manufacturere : 


THE ARORA CO., Loughborough. 


(Proprietors: Mussunesr & Co,, D20.) 


— 1 


Z * 
е Telephone; CITY 3115. 7 Telegrams: " VANDUARA, CENT. LONDON." 9 
Contractors to H.M. Government, | 


DELIVERY FROM STOCK. 


JOHN MACLENNAN & CO, 


^ 115, NEWGATE STREET, LONDON, £.C. 1, ano ar 180, INGRAM STREET, CLASCOW. 


umi 4c TAPES, WEBS, CORDS, SLEEVING, c. 
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"BLACKLEY т APE” must be best! 


TRADE MARK. 


Because more of it is sold than of 
any other Insulating Tape in the World 
—there is a big demand for it from chose 
who want the best possible tape—they tried the N 
rest but “BLACKLEY tare” was the only one that NY 
gave ABSOLUTE SATISFACTION—/Aa/s why it is \ 
used by most of the GOVERNMENT DEPARTMENTS— 

MUNICIPALITIES — RAILWAY COMPANIES at HOME and 
ABROAD — besides CONTRACTING Finns and it is now sold 
under the above TRADE MARK recently granted by SPECIAL 
ORDER of the BOARD OF TRADE. Have you our LIST for reference ? 


PATENT PATENT 


ENAMEL ENAMELLED | 
INSULATED BELL 
WIRE. WIRE. 


ONNOLLY'S (BLACKLEY 


INSULATED WIRE AND CABLE MANUFACTURERS 


BLACKLEY, MANCHESTER 


"EM |” THOMAS so: INSULATORS 


as used onthe 11,000-volt 
FANS & MOTORS. 


Distributing Mains of the 
Lake Coleridge (New 
Zealand) Power System. 


CLEATS, REELS, KNOBS, all 
olaseses of Electrical Porcelain, 
elther Stock Patterns er te 
Special Designe. 


Eurepean Agents :— 


J. W. GLADSTONE, Ltd., 
70, Honor Oak Road, LONDON, 8. E. 23. 


Telegrams and Telephone: " Ne. 1077 Sydenham," Lendon. 


The Last Word in Fibre -// 


Vulmos 


—:— GENUINE —:— 


D. С. Shunt Wound. NULCAN ZED 
а |” FIBRE » 
| HOGAN & WARDROP|. SHEETS RODS 


2, Gresham Bulldings, Basinghall Street, | :INSULATORS:WASHERS: 

| LONDON, E.C. 2. | — BUSHES-ETC. — 
| — т 
ТЕШЕ ЕЕ: 7224 8 ман. MOSSES & MITCHELL 


GOLDEN LANE-LONDON- EC: 
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The Cope's System of BRITISH MADE 


Feed Water Control. 


n. COPE'S 
FEED WATER 
REGULATOR 


is the simplest of all. 


Direct and Positive... . 
No Floats or Diaphragms. 
No displacement members. 
No delicate parts to give trouble. 

Sole Manufacturers : 


—— RE Jones & Pordes (15 22) 


BEING PUT INTO SERVICE. 
Works: 8, Crawford Passage, London, E.C.1 


The minimum number of working parts. 


| 1.008008: = = „ Lione! Robinson, 3. Staple Inn, Noibore. W. C. l. 
©( -HOLEY & ( O Ltd Newcastie-og-Tyne: - Simm & Richardson, Custom House Chas., Quayside, 
9 9 Bradford е - е - - Ric 1 Wright 4 Dean. Ltd.. 17. Neal Street. 
e e e 6 Electrical Ce T ынша edes Bi ыц 
ve 0 ation 
56, Victoria St., Westminster, S.W. 1. Cheshire: - Woche, Lace d Co. city Balidings, Olea dedi, Liverpeol. 
PY е r. e 
Telephone : Victoria 6663. W. 2 S.W. Counties - 1100 wp les Manufacturing Co.. Colston Yard, a Tera 


E the Char rge | | Engineer — 
Ae hnows the value of 
TUDOR AC CUMU LATORS 


йд: ог ШИП 75 In many instances the Storage Battery 
, , provides the stand-by for the Charge 
Engineer when trouble occurs. He 

knows, therefore, that a reliable battery 

is of utmost importance, and that a 

troublesome inefficient battery is a 

continual source of annoyance. He 

favours the Tudor Battery because 

experience tells him that it can be 

relied upon to operate efficiently and 

will withstand hard usage 4 vt 


De TUDOR ACCUMULATOR СО. 
2, NORFOLK STREET STRANO МС. 2. 


WORKS: OUK. ee LD, NRE MANCHESTER. 


December 31, 1920.) 


BARE, SILK and COTTON 
COVERED and ENAMELLED 
COPPER & HIGH RESISTANCE 
WIRES, CABLES, SHEET 
STRIP and RIBBON. 


ASBESTOS and ASBESTIN 
COVERED COPPER and 
HIGH RESISTANCE WIRES. 


BELL WIRES & CORDS. 
TELEPHONE CABLES & CORDS. 


CHARCOAL IRON WIRE. 
ARMATURE BINDING WIRE. 
FUSE WIRES. 
MEDICAL CORDS. 


INSULATING MATERIALS 
fer all classes of Electrical Apparatus. 


FLEXIBLE CORDS 
of every Conétruction, Finish and Size. 


| 


$5900:00090000023000*0009090000 , ,500000:500000.6000000900000007000«000200€ 


S? 
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THE CONCORDIA ELECTRIC WIRE Co., Ltd., 


TRENT MILLS, NEW 


TELEGRAMS: "'Polianite, Long Eaton." 


CAWLEY, DERBYSHIRE. 


TELEPHONE: Long Eaton 249. 


SILK ~o COTTON covero 


COPPER ~ HIGH RESISTANCE 


WIRES. 


LUNDON OFFICE & STORES: 155, Victoria St., . W. 1. TELEGRAMS: "Риган London.” 


* 


Won the War. 


transmit 
Britains Power 
in Peace and 


War 


HIS Wolf Portable Electric Hand- 
Drilling Machine can be used also for 
tapping and riming any kind of metal. 

The motor, switch and gearing are entirely 

enclosed. Can also be supplied with stand 

for use at the bench. 

May we send you the Wolf Electric Tool 

Catalogue ? 


S. WOLF & CO., Ltd., 
115, Southwark Street, 
ы LONDON, S.E. 1. è 
COVENTRY: 6, Warwick Row. 


BRITTAIN MOTORS 


BRITTAIN’S ELECTRIC MOTOR СО. 


(Formerly LANGDON-DAVIES) 


110 CANNON STREET 
LONDON :E: C4 


Works: EASTDOWN WORKS 


А 


BRITTAIN 


DERMODY ROAD 
LEWISHAM :S-E13 


WP". RK 


a 
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at VW. 
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THE ELBCTRIC 
CONSTRUCTION. 
CO., LTD. 


ИШИП 


Head Offee : 
Dashweod House, 
9, New Broad St., London, K.C.2. 
Werke : 
Bashbury, Wolverhampton. 


0 TIERRA | Ш 


40-H.P. Direct Current Motor, direct coupled to 
entilatinz Fan. 


ll Ш 
 HICK-DIESEL.- TM 


Stan drr 1 -heee-cylinder 510 B. . . Open-Type Engine. Installed in аа Electrical Supply Company s Power Station 


TRADE M ar 


SPECIAL FEATURES: 


Low Fuel Consumption. 
Reliability for Continuous Heevy Duty. 
га : get Ability to Burn Low Grade Fuels. 
See A c v Standard Sizes rsnging from 
— s 50 to 1020 B.H.P. 
nir У Th Open and Enclosed Types. 


| Ready for Immediate Delivery: 


200 B.H.P. 175/187°5 R.P.M. 


240 „ 250 » 
„ 175/1875 


Sole Agént« for the British Isles: 


BANKS, WARNER & CO, Ltd, 


11, Queen Victoria St., London, E.C.4. 


Telephone: Central 616). 
Telegrams: '" Itondiesel, Cannon London.“ 


SOLE MAKERS: 


HICK, HARGREAVES « C” E^ | 


шы к a Established 1832 ENGLAND. 


Tele ' MICK. SOLTON.' Telephones: Nos. 10734. Codes: А ВС, sth Editien: A1(1888), Western Union (Universa) Edition), Lieber's Standard. ME 


— 2 
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FREDERICK SMITH AND COMPANY 


(Incorporated in the LONDON ELECTRIC WIRE CO. and SMITHS, Ltd.). 


,COPPER WIRE 


100 Per Cent. Conductivity. Ail sizes to 'O01. 


К, 44 Hard Drawn H.C. Copper Lino Wiro; Special Tinned Wire. 


YRADR MARK 


COPPER TROLLEY WIRE, 
SPECIAL SECTIONS. 


BRONZE TROLLEY WIRE, 


MAXIMUM TENSILE STRAIN, DURABILITY AND CONDUCTIVITY. 


SILICIUM BRONZE WIRE 


“C” QUALITY FOR TELEPHONE LINES, &c. 


PHOSPHOR BRONZE SPRING WIRE. 
Aluminium Wire and Strip for all Electrical Purposes. 


Anaconda Works, Salford, MANCHESTER. 


Double Pole — Fuseboarts 


CHANNEL TYPE.—In polished hard- 
wood cases, glazed hinged door, hook and 
eye fastener. Fuses, 24-in. break. 5 amps. 
per D.P. way.  10-ampere boards have 
heavy cast copper clips and bus-bars. 


TUBULAR TYPE.—In solid polished 
teak cases, glazed hinged door, hook and eye 
fastener. 5-10 amperes capacity. Fuses of 
opposite polarity are mounted on separate 
enamelled and polished slate bases with 
dividing fillet between the poles. 

HOME OFFICE TYPE.—10 to 15 
amperes per way. Porcelain handshield 
fuses. 'To meet Home Office requirements. 


CHANNEL TYPE, 
TUBULAR TYPE, 


and 


HOME OFFICE TYPE. 


Made throughout at our 
BIRMINGHAM WORKS. 


IMMEDIATE DELIVERY. 


; | 
May we send you our Stock List of Electric Wiring and Lighting Sapplies ? 


THE B.E.Co. (OF LONDON & BIRMINGHAM), LTD., 
| HENDON HOUSE, 
57, Upper Thames Street, LONDON, E.C. 4. 


Telephone: CITY 4047. Telegrams: ‘UBBECOLITA, CANNON, LONDON.” 
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YOU can become the 


recognised COSMOS 

LAMP dealer in your 

district by exhibiting the advertising matter 
which we supply free. Remember 
COSMOS LAMPS are unsurpassed. You 
can supply them with confidence. The 
public know their merits. If your stock 
is low ask one of our representatives to 
call, or send your order direct. 

Licensed апі made under (British Patents 


16530 of 1907; 23499 of 1909; 8031 of 
1910; 17722 of 1911 ; and 10918 of 1913. 


Write to— 


METROPOLITAN -VICKERS 
ELECTRICAL "CO, “EER. 
Supply Dept. : 

14, Long Millgate, Manchester. 


Branches: London, Glasgow, Birmingham, Leeds, 
Cardiff, Sheffield, Newcastle-on-Tyne, » ‘Dundee, 
Southampton, Belfast, Swansea and Bristol. 


13 > 
ЖАШ 
| 
H — 4 
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Cosmos 
(Cosmos 


December $1, fed] 


POWER WITH ECONOMY. 


MIRRLEES-DIESEL 
OIL ENGINES. 


British Made. 


Best and most reliabie for Electricity 
Works and Private Power Stations. 


375 B.H.P. Mirriees-Diese! Engine. 
Bay from tho Makers with the Longest Experience. 


| 

| 

| 

| 

| 

| 

| 

| 

| 

| 

| MIRRLEES, аа DAY, 
—— 
| 
| 
| 
| 
| 
| 
| 


"NIMES. HOUSE,” 7, Grosvenor” Gardens, WESTMINSTER, 53.1. 


(WATER POWER 


23 years experience at your service. 


Complete Hydro- electric Plants, Water 


HAY, MARYON & CO., LTD., 


Water Power Engineers & Oontreotore, 


| Turbines, Pelton Wheels, Pipelines. А 


14, Bride Lane, 
Ludgate Circus, LONDON, Е.С. 4. 
*Phone: Central 1814. Telegrams: " Hamabrila, Fleet, Lz-4on."" 
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WELLS vsr o FILTERS 


(With Patent Sight-Feed Syphons). 
Oo WIESE 233,000 SOLI 
invaluable to ALL USERS of MACHIN- 2 
ERY, STEAM, OIL or GAS ENGINES. 


Pay first cost in a short time. 
as dirtied oil which bas hither- . 
to been thrown away can be fil- 
teredand used againand again. 
Write for samples of work done by Flite: 


| LARGER SIZES MADE TO ORDER 


= A. C. WELLS & Co., 

‚ 101a, Midland Road, 
St. Pancras, 

LONDON, N.W. 1. 


B.K.B. Electric Motors, Ltd. 


B.K.B. | 
DIRECT CURRENT MOTORS| 


Featherweight Type, with Ball Bearings, 
ioo H.P. up to * HP. 


Open-Protected Type, зв H.P. up to 2 H.P. 


IMMEDIATE DELIVERIES from STOCK— 
4, 4, 4 H.P. 
QUICK DELIVERIES OTHER, SIZES. 


Telephone Na: FINSBURY COURT, 
56301 Londen Wel. FINSBURY PAVEMENT, 
— London” LONDON, E.C. 2. 


Managing Agents: BERKELEY & YOUNG, Ltd. 


| Cable. 


Metal Filament Lamps. 
Lighting Accessories. 


MARSHALL & PLUMTREE, LTD, 


Wholesale Electrical Engineers, 


Telephone: CgNTRAL 12141. 


| 
|| Ironclad Switchgear. 
| : 
| 
| 
| 
| 


20, High Holborn, LONDON, W.C. 1. 


8 | 
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CLUSTER FITTINGS 


О зг” ТЮЕ 
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For Ships, Shipyards, Docks, &c. 
Very Strong and Durable. 


As supplied to the Principal 
Ship-builders and Steamship Owners. 


Universally copied but never 
equalled or excelled. 


We weave these and consequently 


can supply a First-rate Article at a 
Low Price. 


DORMAN & SMITH (г: 


ORDSAL ELEOTRICAL WORKS, SALFORD, MANCHESTER. 


LONDON : 17, Victorie Street, Westminster, S.W. SYDNEY, N.S.W.: 38, Market -Street. 
GLASGOW : 40, West Campbell Street. MELBOURNE, VIC.: 807, Filnders Street. 


December 34 1920. 
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This is Our 
IRONCLAD 
SWITCH 


It has satisfied 
the demand for 


a thoroughly 


reliable article 


Double Pole Switch-Puse, 
fitted with Wooden Cable Bushes. 


for many years. 


Deuble Pole Swstch-Bwse. 
OPEN. 


Copies more or less 

complete have been 

recently advertised 

under other names, 
but 


IT IS OUR SWITCH, 


and we know best 


how to make it. 


Double Pole Switeh-Fwse. Triple Pole Switch-Fuse. 


CLOSED. CLOSED. 
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: SUNCO ELECTRIC FIRE. Hepplewhite Model : : SUNCO ELECTRIC FIRE. Adams Model. 
! 4-Ваг, 2-KW. Also made similar design, -K. : 3. XV. loading. 


Finishes— Best Black Enamel, Antique Copper, : Supplied іп Best Glazed Black Enamel and 
| Sanded Brass. : : Armour Bright Finishes. 


Sunco Electric Fire Advertising 
is undoubtedly creating Sales 
for the Contractor and Retailer. 


Are you taking advantage of this increasing demand? Sunco 
Electric Fire Stockists are provided with free advertising literature 
in many attractive forms, including booklets, show cards, post card, 
window slips, &c. 


= SUNCO ELECTRIC F IRES 


Sunco Electric Fires enable you to offer your customers electric 
fires which give intense radiant and satisfying heat ard which are an 
attractive addition to the furnishing of any room. 


The elements are robust, have a long useful life and are fitted 
into cases of excellent design and workmanship. The range of models 
that can be delivered from stock is extensive. Every model is 
distinctive and original. 


Write to-day for List No. 315, which gives full particulars 
of Sunco Electric Fires and advantageous terms to dealers. 


[1 DEN О. 

Telephone : | ull SSS DRA K A | ud Telegrams : 

Gerrard 7766 | | и ЖЕ J * iU uas] al " Secabilis, Ox, 
(4 lines). Ju 23 К A | London." 


ELECTRICAL COMPANY LIMITED 
Г] 118-120. CHARING CROSS ROAD. LONDON, W.C.2. [] 


Best for Local Heating 


This Sunco Fire can easily be carried from 
room to room and proves invaluable for, 
intermittent local heating. 5 half 
a unit per hour, it can, in most cases, be used 
on lighting circuit if required. 

List No. H 3000 is finished in 

Glossy Black Enamel with 3 0|- 
Antique Copper Ornaments, 


SUNCO PORTABLE ELECTRIC FIRE. Wire Guard, Handle, and bi 
Weighing only 61 lbs. Two Yards of Flexible Cord. SU ject. 
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December 31, 1996.) 


THE ELECTRICAL REVIEW. 


It has passed—with all its surprises, all its disappointments, all its problems— 
passed into the realm of “things that have been.” And its passage has been 
marked more by rejoicings at the entrance of its successor than by evidence 
of grief over its own departure. 


Nevertheless a review of its record is, both individually and nationally, an 
essential duty. In our own case, as part of such duty, we shall shortly render 
to our shareholders an account of our stewardship, but we have always felt 
that no less is due to our customers, and that they, too, should be provided 
with a statement as to our treatment of the interests which they have entrusted 


to our care. 


RUBBER INSULATED CABLES.—Al| arrears have 
been wiped off. Large stocks have been built up at our 
Works and Branches, which our customers in each centre 
are asked to consider as their own, We will deliver one 
coil or 100 direct to the job on receipt of a telephone 
message. 


PAPER INSULATED CABLES.—Deliveries as in pre- 
war times are now the rule, and this notwithstanding a 
demand many times greater than existed then. 


MINING CABLES.—The most sensational] industrial 
upheavel of the year caused little or no interruption in 
demand—rather the reverse, proving that Mine Owners 
were never in doubt as to the ultimate solution of the 
output problem. Our Works have been and are still very 
heavily booked up in this class of Cable, but the ex- 
tensions we have made are enabling us to meet all 
demands with reasonable promptitude. 


J. & P. HOUSE WIRING SYSTEM.—1920 saw the in- 
troduction of the J. & P. House Wiring System. but no 
one seeing our order books for the later. months would 
suspect this, so immediately have its outstanding merits 
secured recognition on all sides, Only the exceptional 
measures taken to ensure Mass Production have 


enabled us to avoid disappointing our customers. So far 
we have let no one down, but the demand is growing 
at such a cumulative pace that we would ask our friends 
to discuss their needs well in advance. 


SWITCHGEAR, INSTRUMENTS, &c.—The after effects 
of the Iron Moulders' Strike—a severe handicap until 
practically the last weeks of the year—were mainly re- 
sponsible for delay in cleering off arrears. Our boeks 
are still very full of orders, but none of these are now 
of old date and we hope to be able to keep abreast of 
the demand. New designs have been developed and put on 
the market te meet@the continuous rise in Transmission 
pressures. 


TRANSFORMERS.—Notwithstanding the extensions we 
have made, and our progress in the matter of production, 
we have still to appear in a white eheet as regards the 
delivery position in this department. During all the year 
orders beoked have been in excess of output. Naturally 
the only solution is to increase the latter and still further 
extensions, with this purpose in view, are in hand. In the 
meantime we cau only ask our customers' indulgence 
and assure them that no blind sequence of rotation 
is being observed, but that we are doing our utmost to 
deal with the work їп the actual order ot urgency, 


EXPORT BUSINESS.—We have always recognised the great National and individual importance of Export Work, and 
during 1920 we have not only recaptured the leeway lost during the War period. but have left our previous records far 
behind. A new branch has been epened in Sydney to deal with Australian business, and has met with immediate 
and gratifying success. 


So much for 1920—May 1921 provide for us an even better record—for our 


customers’ success beyond anticipation and—for the Nation, peace, progress 
and prosperity. 


JOHNSON & PHILLIPS Ltd., Charlton, LONDON, S.E. 7. 


City Office: 12, Union Court, Old Broad Street, E.C. 2. 
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Electric Vacuum Cleaners , 


rc 8 


=) 


“ The 
Apex" P s... Enhance your 
Latest Model. Reputation by supplying 5 
(Crane rere 
Large St ocks. Vacuum Cleaner $ Г" 46 The Econo” =] 


^... of Proved Merit. 


Stocked in Two Sizes. 
A Carefully Designed, 
Solidly Constructed, 
Fully Guaranteed 
Vacuum Cleaner. 


An Investment fi These two types 
are Real Sellers 


and are 


for any Home. 


CSS] Cece 


1 — 


32 Volts to || Fully Guaranteed. pr s 5010250 
250 Volts. — 
MAY WE SEND YOU PRICES ? 
— . — . — i) 


| Duncan Watson & Co. 


Electrical Engineers, 
61 & 62, 1 Berners Street, London, W.1. 
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FULLER BLOCK TYPE ACCUMULATORS, 


SURPLUS GOVERNMENT STOCK. ABSOLUTELY NEW. 


CONSIDERABLY BELOW COST. 


Only a limited quantity of our original stock of 26,400 left, Send 
your enquiries before it is too late. This offer cannot be repeated 
when present stock is sold. Unobtainable elsewhere at our price. 


These Acsumalatere have no plates te юкә. imema shert-elreniting is imposeibis. Wit held their charge fer montis, 


LIBERAL DISCOUNT TO THE TRADE. 


% The аек best op July Noch, 1990, gave an unsolicited 
article, our remaskable слег M to supply the 
finest 3 on athe market at a price unheard 


Te T тр, -heur 5 
d cases only 


of befere recommended own of cars, who are 
DURING THE PAST FOUR desirous of equipping their cars with an efficient lighting 
not at a comm with us at once. 


WEEKS WE HAVE SUPPLIED 


The hester Cerporati in 1 ша ае sabar pri е, gi We he 
Mane ration. el, er с was given. We have 
Tho @rimeby Corperation. bal shia article reprinted. 

The Brighton Corporation LEY US SEND YOU А ООРУ. 


The Witney Urban Distriet Counoll. 
The ielo af р! Eleetrie Light & Power 


The Folkestone Eleotrie Supply Ce. 
The n „„ Electrie Power 


The 6-velt and ft sete are supplied with streng T. 
Oases, fitted with outeide terminals (as per illustration), 
brass hinges and fastener, dnd solid leather strape. 


upply Ce. 
The Northwich Electric Supply Ce 
Tho Automobile Association & Meter Unien. 
The Cambridge University. 
Pireill-Genera! Cable Works, Ltd. 
British insulated & Helsby dab / , Ltd. 
The Commercial! Cable Co. 
Caliender’s Cable å Construction Ce., Lid. 
The Great Eastern Railway. 
The Dublin & Luean Electric Railway Co. 
Londen & South-Western Railway Qo. 

And meot of the Leading Hoseas in the volt, 20 amp.-hour (actual). 

Elestrica! Trades Supplied with or without Teak Outer Gases. 


SEND [FOR PRICES NOW. 


The CITY;ACCUMULATOR Co., 


M S " 1 d — r : ~ p * 
76. GREATSEASTERN STREET, Е.С. 2. | \ 
"Phene: 1238 юлеше deen 39 amp.-hour (веба, | 


For direct coupling 


to generators and Works: BOURTON, DORSET. 
made in units from 


10 to 350 B.H.P. 


Desember 31, 1920. ] 


EXPRESS DELIVERY 


PENDULUM “INDICATORS 


——— OF 


BRITISH MAKE & RELIABILITY. 


Send for details of Express Service. 


We keep a stock at your 
disposal, and will send, 
by Parcel. Post— 

SAME DAY AS ORDER 


RECEIVED—any size in- 
dicator up to 12 signals, 
sultably PAGKED and 


INSURED againet loss or 


breakages. Larger sizes 
as usual. 


GENT & CO., Ltd. 


MANUFACTURING 
ELECTRICAL ENGINEERS, 


FARADAY WORKS, 


LEICESTER. 


S.W.1. 
52, Blackett St. 


LONDON : 25, Victoria St., 
NEWCASTLE-ON-TYNE: 


For durability, economy, 
reliable working, and 
above all, for steady 
light instal 


“HINDLEY” . . 
VERTICAL GAS 
ENGINES. .... 


They save space too, but 
let us send you full par- 
ticulars of their advan- 
tages and proof of their 
satisfactory service. 


E. S. HINDLEY & SONS, 


Queen Victoria Street, 
London, Е.С. 4. 


Telephone: City 9804, 
Telegrams: '" Steamport," Cannon, 
London. 
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TRANSMISSION 
APPLIANCES. 


Large Stocks Ready for Immediate Delivery. 


Bright Turned Weldless Steel 


STOP COLLARS. 


(as illustrated). 


ECCENTRICS, 
adjustable 


BRACKETS 
BEARINGS, cast iron 


» brass lined HANGERS 


60-В.Н.Р ENGINE. 


ЭА ball socket 
T self oiling 
э» solid grease 
COLLARS 
COUPLINGS 
COUNTERSHAFTS 


LUBRICATORS 

PULLEYS, cast iron 
wrought iron 

SHAFTING 

SLINGS 

MEE Sos &c., &c. 


JOHN JARDINE, LTD., 


Deering Street, NOTTINGHAM. 


Telegrams: “ JARDINE, NOTTINGHAM.” 


Telephone: Nos. 8295 & 8296- 
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FULLER ACCUMULATORS 


For HOUSE LIGHTING, Etc. 


GOOD 
DELIVERIES 


Can now be given 
of 
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LIGHTING 
CELLS. 


There are no better Accumulators than the Fuller “PLATE” and 
Patent "BLOCK" types for use in conjunction with Petrol Electric 
Lighting Sets and Power Plants. They are supplied for any required 
capacity. 


ACCUMULATORS - SOLID - NO PLATES. 


ACCUMULATORS. 


The Block Cell will hold its 
charge for a much longer 
period than the ordinary 
accumulator, and can be left 
standing for months. It con- 
tains no plates, and is, there- 
foreimmune from the inherent 
weaknesses of Plate Cells. 
For house lighting purposes 
it is particularly suitable for 
capacities up to 200-amp. hours 
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FULLER'S UNITED ELECTRIC WORKS, LTD. 


Registered Offices and Works : 
WOODLAND WORKS, CHADWELL HEATH, ESSEX, E. 


Telegrams: " Fuller, Chadwell, Heath." "Telephone : Ilford 171 (4 lines). 
GENERAL SALES OFFICES : err À 


IDDESLEIGH HOUSE, CAXTON STREET, WESTMINSTER. Telephone: 
Victeria 6863—4. 


TUM ОТТОО ДОТООДООСОО ТТТ т 


Telegrams ; 
** Bloebat. Vic.. London." 
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REPULSION START—INDUCTION 


SINGLE-PHASE MOTORS 


HIGH STARTING TORQUE— 

—greater than 3 times full load torque 
LOW STARTING CURRENT— 

—less than 3 times full load current— 
QUICK ACCELERATION— 

—2 to 15 seconds under load— 


THE BRUSHES DO NOT TOUCH 
the commutator after full speed is reached. 


Four points to con- 
sider when you are 
selecting a standard. 


Manufactured 
only by 


CENTURY ELEC. 
TRIC COMPANY, 
19th Pine to Olive Streets, 


Illustrating a 2-H P. Motor. St. Louis, Mo., U.S.A. 


ДА STOCK OF "CENTURY" MOTORS 18 CARRIED IN LONDON BY— 


The Sole British Agente— 


SWEDISH GENERAL ELECTRIC, Lm., 


5, CHANCERY LANE, W.C. 2. 
Sales Manager : R. A. MARPLES, 
Telegrams: * Avtosyncro, Westoent, London." Telephone: Holborn 1908, 
. ма 


TELEPHONES & TELEPHONE 
SWITGHBOARDS. 


Magneto and С.В. Systems 


and all parts and accessories for Instrumente 
— — and Switchboaerds —— 


DELIVERY FROM STOCK. 


Illustration shows No. 2145 Magneto Table Tele- 
phone with 2,000-ohm polarised bell, 4-magnet 
generator, hand micro-telephone and cord, &c. 


JAMES MCMILLAN & CO, 
CLUN HOUSE, SURREY ST., LONDON, W.C.2 
Tel.: 8250 City. Teleg.: "Blekiriken," London. 
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HENLEY SERVICE 


ww 


Delivery from Stock. 


Terminal 
Boxes 


Since the time when Henley's first used 
Terminal Boxes — nearly 30 years ago—situa- 
tions have continually been met with where 
different schemes and ideas have suggested 
themselves to advance the dependabihty of 
the Terminal Box. And out of this experi- 
ence Henley’s offer you the results embodied 

in a complete range of Terminal Boxes, for ` 
{одоог or Outdoor service and for all 
conditions. 


These boxes, designed with the gathered 
experience of 30 years use, will help you in 
the selection of а Terminal Box for any 
situation. 


A. Henley Indoor, Right-Angle Type 
Box, for 3, core Cables; 660 volts. 
B. Henley Indoor, Right-Angle Type 


Box, for 3-core Cables, 3,300 to 
20,000 volts. 


WRITE FOR LIST Т/ОЕ 6. 


W. T. HENLEY'S TELEGRAPH 
WORKS COMPANY, LTD., 


BLOMFIELD STREET, 
LONDON, E.C. 2, 


HENLEY 


INSULA'TION 


PRESSPAHN 


BEST QUALITY. HIGHEST FINISH. 
LOWEST PRICES. 
DELIVERY FROM STOCK. 


Mica & Micanite Supplies, Ld. 2222} ховс e» 


Mica House, Offord Street, London, N. 


BROOK A.C. MOTORS FOR SALE. 


A Large Stock all NEW and GUARANTEED. 
SEND US YOUR ENQUIRIES. 


4-0 nd repaired.” | PROMPT DELIVERY. 


end repaired. 
J. WINSTANLEY 41 бапоп Rd. N. "Phone, North 881, 
T.E.W. UNIVERSAL EARTHING CLIP. 
ONE SIZE FIT8 EVERYTHING. SAVES t0% LABOUR COST. 


BEND FOR SAMPLE, PRICE WILL PLEASE YOU. 


THERMAL? ELECTRIC WORKS, HACKBRIDGE, SURREY. 
made Көш Selected Timber. 


We solieit your Einquiries. 
THE TEES-SIDE ELECTRIC 2 PLUMBERS’ STORES, LTD., 


88 REED STREET, WEST HARTLEPOOL. Tel, Ne. 617. 


THE ELECTRICAL REVIEW. 


[December 34, 1980. 


FOR URGENT REWINDS 


AND GENERAL MOTOR & DYNAMO REPAIRS. 


CREWE, ALLEN & co., AC. & D.C. 
23, Chapel St., Cripplegate, LONDON, EC. 2 Telep.: Cont. 6485. 


Armature, Dynamo and Transformer 
Stampings, Plain and Slotted —to cus- 
tomer's drawings or prints. Dynamo 
and Transformer Sheets, Swedish Iron 
Rods and Bars, black and bright drawn. 


TURNER BROS., 134, Upper Пип Thames St., Е.С. 
‘ Sheetison, London.” 


elegremms : ' : 885 Centeal 
Hyi MIL N ill 


CAPSTAN TURNED & SCREWED WORK. 


TERMINALS, HEX. ROUND & SQUARE NUTS, BOLTS, ВООКЕТВ 


SMALL PRESSED WORK TO SKETCH OR PATTERN. 


— IN ALL METALS — 


G. & R. HARRIS, 


HARDWOOD ADAPTORS 


REAL WALNUT, BEST FINISH. 
THE SWIFT ELECTRICAL LTD. 
Electrical Accessory Manufacturers, 
'Phone: Regent 6084. 6, Cork St, LONDON, W. 1. 


NEW WOODEN HUTS. | 


T. T. BATH & co., LTD. 19, savey 81 STRESY, 


ROUND 
_ GONG. 


SHEEP 
GONG. 


CHURCH 
GONG. 


Rubbing Contact. 


IN STOCK 
SIZES: 


12 inch. 
10 „ 


8 „ 
6 » 
4, 


We аге the ORIGINAL Manufacturers of the Electric Bell with the 
The design incorporates all the improvements that a 
long experience and modern methods can give. lt is BRI 


ITISH made of 


highest quality material and only Best Workmanship is employed in its 


construction. 


It has many unique features worthy of your consideration 


Established 1855. 


JULIUS SAX & CO, Lid. 


24а, HIGH 
NEW OXFORD ST, 


Telephone : 


STREET, Rege 2102-2. || 


LONDON, W.C. 2. 


Makers to the Grade of HIGH GRADE ELECTRIC BELLS, ACCESSORIES 
AND ELECGRIC FIGTINGS. 


December 91, 19%. THE ELECTRICAL REVIEW. | xix 


NNNM 
KOC 
s "NS v 


^v. 
SS 2 
Ex * SN Ф 9 
r. 
. a Se 
** s 
. 
„** 
19 
iy 
L 


as 
* r М 
nr * 
MEC ae 
^ LO 
s st" E 


э 
,% б 


EXCLUSIVE LICENCEE S. 


MEMBERS OF THE CMA 


— SIEMENS BROTHERS & Со [TP 
MANUFACTURERS 
General Offices &.Worlcs 


WOOLWICH: LONDON: S*E.- 18: 


Telegrams : SIEMENS WOOLWICH Dee phone CITY 6400 (7Lines) 
Registered Offices 


CAXTON HOUSE - WESTNMINSTER -S. Vl 
Telegrams :"SIEMENS:VIC- LONDON" Telephone: VICTORIA: 9590 (BLines) 


Tl ELECTRICAL, REVIEW, 


pop C 


"(онеши И, 4020. 
ra ШШ, H 
PRECISION SCREW Со. p? | 


MACDONALD ROAD, VAUTTLAMSTOW., LONDON xs. 


OK 


QUALITY -——- 
PRIOE —— 
SERVICE —- 


! | i. i 
— = | | ; E „ * gil 1 [ 
| IS THE. TIME TO MAKE YOUR. W 
WINDOW ATTRACTIVE. THAT . e 
CASH OVER THE COUNTER ЖЕРЙ: 
GIFT TRADE IS MORE PROFIT- ff = 
| ABLE THAN THE LONG CREDIT . n 


ITEMS. 


* UNIVERSAL „ ELECTRIC TOASTERS are ideal Gifts and 


we back up your efforts with showcards and 
decorative advertising materials. ii P 


SUPPLIED FROM STOCK 


WITH OR WITHOUT 


E RE RACKS. "uin 


THE ELECTRICAL SUPPLIES CO. 


(Proprietors: THE: E.S. Co., Ltd.) 
“THE LIGHTHOUSE,” 233, TOTTENHAM COURT, ROAD, iW. t. 


Manchester Branch: 10, Greenwood Street. 


Fig. 51I5—BAILEY’S GYROMETER 


lor TACHOMETER).—Highest possible accuracy and 

. м5) embodies all the most desirable features which we have found 

77) necessary after many years experience as manufacturers for the 
Admiralty and Leading Engine Makers, &с. 


Fig. 864 —' TELL-TALE' RECORDING GAUGE 


for PRESSURE and VACUUM. - А very necessary апа high- 
class instrument for indicating and recording Steam, Air, Gas and 
Fig. 6115. Water Pressures at any distance from the souroe of pressure. 
For 20/300 lbe, 


Standard Type Gyrometer 
Ar made for the Admiralty &c., in large numbers.) 


For Particulars apply to the Makers :— 


subject to current terms. 


Sir W. H. BAILEY & Co., Ltd., MANCHESTER. | 


VUL ee LES OR T e Cr NEQNE. D de cas 
— - 


in maintenance costs. Demonstrate 


December 31, 1920. E — RENEW. ` xxi 
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B : i When you 1 instal 


Motors 
она 


mr p~ 


Pw — Putin a machine that will require the mini- 
mum of attention and last a generation. 


Many little extra details: are embodied which- 
go to make up that feeling of Satisfactiot ` 
and which cause little or no extra cost 
by reason of our manufacturing methods. 


Next time you are in the market let us send 


=E . 
== к=з you our Catalogue— it will cost you nothing. 
== " Magnet.” Manchesrer. 
=== = a6 C. 5" > 
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The Delco- Light and Power Plant has 
a convincing appearance, to begin with. 
Secondly, its principles are obviously 
sound—its large exide glass jar storage 
battery is a great selling point. Its sim- 
plicity and the fact that it stops automatic- 
ally when the battery is fully charged, 
make immediate appeal. Finally, it is 
economical in fuel consumption, and 


ill 
iu [| 


TTT ag 


the Delco-Light and you will sell it. 


Over 120,000 satisfied users. 


Glass Jar Battery. 


Paraffin Driven. 


Air-Cooled. Ball 
Bearings throughout. 


— 


aa <2 — 2 
— tn 


Send for Booklet D 65. 


F. S. BENNETT, LTD. 


( Sole Concessionnaires ), 


24/21, Orchard Street, Oxford Street, W. 1. 


(Facing Selfridge's, West Front.) 
Telephone: : Telegrams: 
Mavfair 5141, " Efishen, Baker, London.“ 
Northern Branch: Empire Hall, Warringtoh. 
CET АС Н у. Сезе: оа 7 CORTE 7 
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Robust — but Neat 


and looks at home on the most elaborate switchboard 
—that’s the Regulator you want. When you are next 
in the market for 


Shunt Regulators 


get our Prices and Deliveries —both will please you. 


[Seat елмы 1 Kenneth Hoggan 

| Interwoven Asbestos and Wire 20р. | Needless Alley, : New Street, 
esistance, cien entilated. | z 

|. BRITISH THROUGHOUT. — | Birmingham. 


EVERETT EDGCUMBE- 


LUXOME | ER PHOTOMETER. 
The importance of efficient illumination is universally recognised, 


and. if this is carefully attended to, greater efficiency often results 
without increasing the lighting units, which is often a costly and harmful 


expedient. 


Efficient illumination is largely dependent on the proper distribution, 
and this is difficult to gauge with the unaided eye, but is easily and 
quickly measured by the 


LUXOMETER, 


which has beep placed on the market to meet the demand for a small 
and compact Hand Photometer of all-round utility. 


. It possesses the following characteristics : 
1.—It is light, compact and self-contained, and can be carried 
in the pocket. 


2.- It is direct reading— no calculation being necessary. 
3.—It can be used either indoors or outdoors, without any special 
preparations. 


4.—No stand or other support is required, «he instrument being 
held ae illustrated. 


5.—It can be used at any angle, in any situation, for 
illumination, 
Candle-powe?r and 
Surface brightness Measurements. 


FULL PARTICULARS supplied with CATALOGUE SHEET No. 81. 


117, Victoria Street, Collindale Works, 
wesrminster. EVERETT EDGCUMBE HENDON. 


Telephone: 8020 Victoria. Telephone; 45, Kingsbury. 


RECIB TERED 
TRADE MARK — — — 


The Standard 
for Electrical 
. Testing ° 
Instruments 


Made only by 


Evershed & 
Vignoles, Ltd., 


Acton Lane Works, Chiswick, W.4, 


Telephone: Chiswick 1370 (two lines! 
Telegrams: "Dorothea, Chisk, London." 


— — — — — — — — — 
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VERITYS L. 


WORKS: 


ENGINEERS, 


ASTON, BIRMINGHAM. 


| "Aston" Motor Starters D.C. 


BUTTON CONTACTS. 


British Design and Manufac- 


ture throughout, constructed - 


to pass the rules of the British 
Engineers’ Standards Com- 
mittee, one minute rated, i o., 
one minute in operation from 
first te last stop, no more than 
full load current being passed 


du the first stop. Ап import- 


ant point being the large 


number of sections provided 


on all sizes, thus enabling 
them to easily comply with 
the B.E.S.C. specification of a 
maximum current peak of 
150% full load when switch 
is moved from contact to 
contact. 


SEGMENTAL CONTACTS, EASILY RENEW- 
ABLE FROM THE FRONT. 


TYPES OF CAST IRON COVER. 


A. 

CAST IRON RADIAL 
SLOTTED COVER 
WITH VENTILATED 
RESISTANCE. 


| B. 

.CAST IRON TOTALLY 
ENCLOSED COVER 
WITH ENCLOSED 

. RESISTANCE. 


Type A. 


Type B. Type C. 


C. 

COVER AS TYPE B 

BUT WITH — 

GLASS INSPECTION 
WINDOW. 


D. 

COVER AS TYPE С 
BUT WITH SLOW 

MOTION STARTING 
ATTACHMENT. 


FOR PRICES AND DETAILS OF ABOVE AND OTHER ELECTRIC 
CONTROL GEAR, ASK FOR PUBLICATION No. 910. 


LONDON: 


31. King Street, 
Covent Garden, W.C, 2. 


BIRMINGHAM : 


Phoenix Chambers, 
Colmore Row. 


LIVERPOOL : 


518, 
Reyal Liver Bulidinge. 


SALES BRANCHES: 


BRISTOL: | MANCHESTER: 
89. Hardman Street, 
Victoria Street. Deansgate. 
GLASGOW: 
81. 


Waterloo Street. 


* 
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ЯБАКУ ) CARBON COS 


афа 


ТНЕ rt WAY 


IS TO ORDER 


DRY CELLS _ 


125 OF ee 


NEAT 
COMPACT 


NO RETURNS 


Your Columbia. Cells will arrive in strong 
cases, carefully packed, each Cell separately 
wrapped in oiled paper to withstand any 
moisture CASES FREE. 


WHOLESALERS can dispatch standard cases 
to their customers ————————————RESULT 


EFFICIENT 100% SERVICE. 


Advertisement of J. R. MORRIS, imperial House, 15—19, Kingsway, London, М.С. 2. 
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CABLES for Pewer, 


Cotton Covered Wires Lighting, Bell and 


for 


| 

| i 2 Dynamos and Motors. 
| Prompt Deliveries of e ө ө 
| 

| 


most Standard sizes. Flexible Cords 
for 
Particular attention is paid to orders and Lighting, Heating, 
enquiries for EXPORT. Power, Bell and 
Telephone Service. 


Telephone Cords. 


We Manufacture 


e e 68 ө ө ө 
Cables ала. Flexible Cords Asbestos Insulated AUTOMOBILE 
CONTINENTAL, SOUTM AMERICAN and Wires and Flexibles. 
other FOREIGN SPECIFICATIONS. | e e Ө 


Shot Firing Wires 
for Mines. 


Ward s Goldsiona 


SALFORD 48° «& MANCHESTER [20 a 


LONDON OFFICE: 59, New Oxford Street, W.C. 1. seii P од”, 195 we" 
GLASGOW OFFICE: Mercantile Chambers, 65, Bothwell Street. 8 0 a | 


SILK апа ENAMELLED WIRES, 


BRISTOL OFFICE: 71 Old Market Street. AM Epauiries should be addressed te the Werks. 


HYDRO-ELECTRIC EQUIPMENT. 
CENTRIFU 


` - 
* T : 
Ж ы 5 LE. t 
4 : ъа B 
yg 2 ~ Eri ! мў ч 
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| | 
GU WATER TURBINES to suit all conditions.) 
| GAL PUMPS. 


HYDRAULIC 
GOVERNORS. 


THE LARGEST “FRANCIS” TYPE WATER-TURBINE EVER MANUFACTURED 
IN GREAT BRITAIN. Output 3,000 B.H.P. Head 265 ft. 


BRANCHES: 

FRANCE : 68, Rue Caumartin, Paris, 
JAPAN : No. 1, Yaesu Cho, 1 Chome, Tokio. 
AUSTRALASIA : Bank of N.S.W. Chambers, 


HEAD OFFICE: 


56, Kingsway, LONDON, W.C. 2. 
Telegrams: Jenorten Phone London, 


Но Lambton Quay, Wellington, 
w S. AMERICA : 65, Rua General Camara, 
| Rio de Janeiro. 
Works ; Stoke-on-Trent, Staffs. САМАРА 1 Boving Hydraulic & Engineeri 
Co., Ltd., Lindsay, Oat. 


К 
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We are Experts in Gear Drives 
for Electric Rolling Mills. 


Electric Driving of Rolling Mills has 
made greater progress on the Cont nent 
than it has here, and the leading plants 
there have been fitted with 


Ciroen (ears 


The experience we have obtained with these 
installations is unique and is at the disposal of 
all interested in Rolling Mill equipment. We 
invite correspondence on this subject, and will 
send the Citroén Gear Catalogue, which has a 
special section dealing with this form of drive, 
on application. 


Data of Rolling Mill Gears shown, supplied for Electric Drive. 


Normalload- - - - - - -- 2000 H.P. 
Maximum Load- - - - - - _ = 5000 H P. 
Sp eds - - - 190 and 30 R. b ui, 


eds 
Diameter of Whee] - - - - - -- 18' 0" 


THE CITROEN GEAR CO. LTD., 


22, Buckingham Gate, London, S.W. 1. 
Telephone : Victoria 7193. Telegrams : Helical, Sowest, London. 
E. I. K. 


Ready for attachment. 
ADVANTAGES.—lndestructible. — Facili у with which it can be fixed to cable. 
Doub i f l. Certai 


h having two thicknesses of meta in contact betw 
3 A den ways assured. All in one piece ; no loose parts. "т 


Send fer Prices and Lis ef All Kinds of Terminale. 


ROSS. COURTNEY & CO., Ltd., 


UPPER HOLLOWAY, LONDON, N. 


(December 31,4940. А 
рыша EE ——— —ͤ—ääü—ů) 
high Insulation. Solidite Non-Hygroscopic. 


[n any sizes 
and shapes. 


MOULDED 
SWITCH BASES 
AND FILLETS. 


7 ipe 


| 2 


Any Articles quoted for on receipt of Sample or Blue Print. 


N IMPROVED SOLIDITE CO., т. J 


WANDSWORTH, LONDON, S.W. 18. 
'Phone: Battersea 1888, 


OTOC 


FIRST-GRADE BELL 


* e 
^ AT A (aun E * 


SOLID If RELIABLE 
MAHOGANY | AND. 
CASE EFFICIENT 
ae? 1— 
FRENCH BRITISH x 
POLISHED. MADE. 


WRITE US FOR SAMPLE and PRICES. 
PROMPT DELIVERY ASSURED. 


LONDON AGENTS :— 


THE SWIFT ELECTRICAL, LTD., 


6, CORK STREET, 
OLD BOND STREET, W.1. 


Phone: Regent 6084. Telegrama: ''Swiflectra Reg. Londen.” 
WORKS :— 


LOUGHBOROUGH, 
ENGLAND. 


The NEW Union Electric Co., Ltd., 


2, CASTLE STREET, ENDELL STREET, LONDON, W.C. 2. 
Telephone : Gerrard 1027. Telegrams : " Abeam, London." 


BRITISH MADE 


 POLYPHASE MOTORS. 


Makers also of 


UNION EXCELLO 
FLAME ARC 
LAMPS. 


FERRO-PRINT 
LAMPS, 


etc. 


— — ——— — . 
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"METERS PROMOTE THRIFT." 


STEAM METERS 


ACCURACY 


is the Keynote of KENT'S 
STEAM METERS and Low 
Maintenance Cost is evidence of 
their Durability and Reliability. 


“ the Engineer stated 
that he had only changed one 
hat leather in three years, in 
all eight Meters. Мо other 
renewals were necessary. 


AW 


ттт 


Illustrated and fully - priced 
Catalogue free on lication. 


GEORGE KENT, Ltd., 


W 


= 
199, High Holborn, LONDON, W. C. I. EZ 
Works :— LUTON. BA 


2222 LLL E 


We put this up to а man the other day. 


He had asked us а question, “ What would happen to 
the ‘Crabtree’ Switch, IF the spring should break?" 


In reply, we placed two switches before him. We 
told him that ọn one of the awitches we had speci- 
ally fitted a broken spring, and we asked him by 
trying the switches to pick out the partioular one, 


He gave it up! Simply because the spring on the 
“ Crabtree " Switch, is carried on a central sup- 
porting pin, which holds it up to its work in the 
unlikely event of breakage. 


We further pointed out how important was the 
"IF" in his question. He was evidently thinking 
of the ordinary grasshopper springs, as frequently 
E &sCOL™ used in tumbler switches, which break after a few 


^ ` thousand operations. ‘‘ Crabtree” Switch Springs 
MANUFACTURERS HEAD OFFICES & 
OF QUICK KE 4 FAND WORKS. have been tried on mechanical test over three 
ANO QUICK BREA V ““RUSHALL STREET illi i ithout si fb : 
ROR NI = КАША ENG million times without sign of breakage 
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LONDON, LEEDS, MANCHESTER, LIVERPOOL, NEWCASTLE, SWANSEA. 


- - THE MOST COMPLETE 


CONDUIT SYSTEM. 


METALLIC ELECTRICAL ENGINEERING CO., LTD. 


Meta. House, Corporation Street, 


Telephone : Central 855-856. ВІ R М i NG HA M 
Telegrams: Meta, Birmingham.” 8 
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ON LAND AND SEA 
USE 


"CRYSELCO, KEMPSTON” 


TEdEPHONE: 
. oro. 


ELECTRIC LAMPS. 


MANUFACTURED ONLY BY 


CRYSELCO .*, 


KEMPSTON WORKS, 


BEDFORD. 
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TRE RLECTRICAT, RRVIEW SUPPLEMENT, 
SEND FOR ILLUSTRATED LEAFLETS. 
ASK FOR SAMPLES OF OUR COMBINED SWITCH AND FUSES 
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IT GUARANTEES QUALITY AND EFFICIENCY. 
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STELLA LAMPS 


EFFICIENT RELIABLE 


A Trial will Convince. 


À  BRITISH MADE. 


ў REDUCED PRICES. 


! High & Low Voltage. 
7 —  100w.-- - 86 


STELLA аќ 60w. - - - 5/6 


40 м. - - - 4/6 


LAMP CO. Lo. sow ah vonage в 


Head Office & Worts: WINCHELSEA ROAD, HABLESDEN, И.М. „йрт, Bolas ш ae 


Have You asked for our Booklet describing 


THE WONDERFUL 


FITTING? 
IT WILL INTEREST YOU. 


a 
x eri | u. {tnd 19 9d / * 


Li А 
-W .. 8 


THE MOST UP-TO-DATE FORM OF LIGHTING YET 
INTRODUCED. 

THE LAST WORD IN SCIENTIFIC LIGHTING. 
DECORATIVE, EFFICIENT AND ATTRACTIVE. 
THE DEMAND IS ENORMOUS. 

SPECIFIED BY LEADING CONTRACTORS THROUGHOUT THE COUNTRY. 


When you are next asked for an up-to-date lighting proposition — 
WRITE US FOR DETAILS :— 


ALBERT LEE & COMPANY, "LTD. 


8-9, NEW ZEALAND DUERME: LONDON, E.C. t 
5, CROSS STREET, "NEWCASTLE. ON-TYNE. 


. ECONOMICAL . LASTING - 


4 
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Fluvent (REGD. TRADE MARK) TRADE MARK, 
Three-phase & D.P. Fuse Boxes 
шо! "п. the approval of prin 

е, ш Ба on the highest 

scientific Lies si and their 


high-class manufacture through- 
out on sound up-to-date practice i 


Experience has proved them BEST and 
SAFEST for Heavy Short Circuits, 
eliminating heating troubles, and with 
every live part exceptionally well 
shielded. They are built up of Standard 
Units in which all parts are easily renew- 
able—an “economy” feature worth 


noting. 


If interested, we invite your immediate 
application for full information. 


we om n Fm m boum # + ® 
AR ut^ ss 


PARMITER, HOPE & SUGDEN, LTD., 
Hulme Electrical Works, MANCHESTER. 


London Office : 25, Victoria Street, S. W. 1. Scotland: A. C. Borthwick, 149, St. Vincent 
St. Glasgow. North-East Coast: J. Gledson & Co., 48, Blackett St., Newcastle-on-Tyne. 


p == ше шш 
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EBONITE ABSOLUTE „SAFETY 


***V BY 


TONS "LARRAD" 


ot BHEET, ROD and TUBING in London Stoch. in various Qualities | LOCK 


and numerous Sises. EBONITE-VULCANITE owing w ім | 
special nature, can only be made succeesfully after many years of THE MOST EFFICIENT AND RELIABLE SELF- 
LOCKING NUT ON THE MARKET. 


We have been manufacturing this material for nearly 70 years. 


| Manufacturers of EVERYTHING that oan be made in EBONITE. | | USED BY ALL LEADING ENGINEERS. 


=== ТТТ ОООО ОООО 
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ЕТТТ ТОТО 


ЦЕ 


PUTO UL OTUN 


E ШИШИШИ ШИШИШИ ШЕШШ ОТТОР 


AMERICAN HARD D RUBBER CO. 
1 HOBDELL, WAY & CO, LTD, 


a NDON, к.с. а. 124/7, MINORIES, LONDON, E.l. 
EE ENSE mx mmm Telegrams : " Hobnalle, London." Telephone : Avenue 3810. 


Telegrams: " Sheameters." n Telephones: Holborn 696. 
useum 6837, 


WORKS : CITY OFFICES а SHOWROOMS: 
Queen's Road, | 68/69, SHOE LANE, 


n SUPREME QUALITY GOODS. | | 


New Cross, S.E.14. LONDON, E.C.4. 


Att. 


to their many Friends an appreciation of their valued 
support during the past year, and to assure them of a 
continuance of their personal regard and attention in 1921, 
when they trust to mutually share in a season of prosperity 
and goodwill. 


Will new readers who do not know us, kindly ask for Lists. 
We are sure to be able to provide most of your general 
electrical requirements, and prices are attractive, too! 


A HAPPY NEW YEAR TO EVERYONE, FILLED WITH 
PROSPERITY and just a few less troubles is- the sincere 
wish of the Firm. . | 


— . . — 
F. J. SHENTON & CO, LTD., desire to once again extend 


F. J. SHENTON, 
E. H. SMITH, 
C. J. MARGERISON. 


| 


E A AN 


NO CAR LIGHTING 
SET COMPLETE Price Right. 


Delivery Prompt, 


ADAPTABLE 


« вомомв CLIP 


Absolutely the only Clip on the 


market that will fit any size 


Conduit, Cable or Pipe. 


. ' 
99 8900:0060195*550«e0r»0ar0*Qevsa07595 5*9 


HAN mn 


LTD., 
63, High Holborn, 
LONDON, М.С. 1. 
"Phene Museum 6286. 
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ELA We have comprehensive stocks of Lamps 
and Accessories, and can despatch im- 
mediately reasonable quantities of Vacuum 
and Gasfilled Lamps, together with stan- 
dard lines of Wiring Accessories. It 
would pay you to get details of our Stocks 
and Prices. Also obtain particulars of our 
offer to send our Electrolux Suction 
Cleaner on special terms. The 
Electrolux“ is more compact than other 
Cleaners. The dust bag is inside the body 
and there are no revolving brushes. 


L ELECTRIC LAMP & SUPPLIES CO. LTD., 


73, Newman Street, London, W. 1. 


: BIRMINGHAM-8, Church Street. Colmore Row, | 
аы DUBLIN-5, South бри Street. Telephone: Museum 4650 (4 lines). 


BRISTOL —59, Victoria Street. Telegrams : “ Zedellum, Phone. London.” 
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The Thomson“ 


ELECTRIC LAMP. 


WRITE FOR 
TRADE TERMS 


ОҒ THE 


Silent ALAMO 
ELECTRIC LIGHT PLANT. 


With Accumulator 
or Dry Cell. 


ELECTRIC LAMPS OF 
ALL DESCRIPTIONS. 


SOLE AGENT: 


L. E. Witson, 


10, Corporation Street, MANCHESTER. 
Telegrams: Telephony, Manchester.“ Telephone: City 844. 


“ROLLS-ROYCE " = — | 
кел LIGHT NETT P RICE LIST 
PLANTS. gives nett prices for all 


Usual Requirements 
in the Electrical Trade. 


А Postcard now will bring it every month. 


ALAMO ELECTRIC Ltd., 


36, Grosvenor Gardens, | 
'Phone: Vic. 9060. i LONDON, S.W. | 


|  .. Wholesale only: | | 

SIMPSON, ВАКЕВ & Со., 

and at CARDIFF : .4, St. Augustine's Place, 
29a, Bute Terrace. | BRISTOL. 
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ALABASTER. ENGLISH ALABASTER BOWLS 


English Alabaster Bowls and Lamps in Stock 
and promptly mantactured to order by 

We are now reoeiving 

regular shipments of 


ITALIAN ALABASTER BOWLS. | | | CASING & CAPPING 


Have you tried our С. &С.? It Is acknowledged the Best 
on the market. Not a cheap. competitive line, but ono 
that guarantees further business. 


100,000 tt. of 11“, 11" and 2" always in stock. 


Sols Lendon and District Representatives 
Mr. H. W. COLE, 14. Wictoria Bt., . W. i. 


STAR ELECTRICAL ENGINEERING & MANUFACTURING Co., Ltd. 


GRIMSBW. Telephone: 2935. 


TME 
ASSOCIATED ELECTRIC TRADERS, LIMITED, 
2, Percy St., Tottenham Court Road, W.1. 


WIRE ^» TAPE 


— For — 
ELECTRIC HEATING DEVICES, 
ELECTRIC RESISTANCE UNITS, 


and ALL NICKEL ALLOY REQUIREMENTS. 
PURE NICKEL. 


Telegrams :—'' Fuse." 


NICKEL-CHROM!UM, 

NICKEL-MANGANESE, ONEL 

NICKEL-COPPER, ETAL : e 2 Us. 
NICKEL-CHROME-STEEL, | * e : 
NICKEL-STEEL. AX » 
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Complete Catalogue upon Request. 


THE ELECTRICAL ALLOY COMPANY, 


1. . Mills: Morristown, New Jersey, U.S. A. 
Cable Address: Elalco, New York. Codes: A.B.C. (5th Edition): Liebers, 
London Office: Б. CHANCERY LANE. W.C. 2. 


J 


B varnished 
Clothsand Silk 


Vornished Clothe 
Vornished Stl 2. 


; | VarnisheaUnsulating 

Electrical Engineers, write for Agency Terms Оѓодоп оі Tapes 
DELIVERY FROM STOCK. | varnished Popers 
For HOUSE, ESTATE, Varn ished Presspon 
MEE отк Presspan-snsulatingtatertat- Works 


for Electricity, formerly 


A FIRST-RATE SELLING PROPOSITION. NEARLY 


EVERY COUNTRY HOUSE and FARM IS A PROSPECT. —9 
Rejax Light and Power Plant gives 34 | 776 
Н.Р. on belt, charges accumulators at N 

same time at almost negligible cost ; 1s E 

self -starting, automatic stopping. 


Rejax Limited, =. Lomi. u. 


Grams : Rejaxesso, Ox, London. 
Phono: Museum 490. 


"mu THE ELECTRIC ШААБАН HAND-BOOK, .. ........ 


Price 3/ 6 net. By A AGNEW. 5 
2 Post free 38. THE ELECTRICAL REVIEW, LTD., 4, LUDGATE HILL, LONDON, E. C. 4. 
J AAA A 


ani EFFICIENCY. ъ—, 


Browning’s Electrical Saldering Irons 


enable continuous work to be performed, and at all 
times maintain a fierce heat. 
Supplied in various sizes and all voltag 


Guaranteed for SIX Months. |MPERIAL L ELECTRICAL WORKS, 175: Bormes бугин, 


Illustrated Leaflet giving full particulars from 
Manufacturers. TELEPHONE NO.: EAST HAM 801. EAST HAM, LONDON, E.6 


КИНИ 


BROWNING’S ELECTRIC4L Sú: 07 RING IRON. 
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WORKMAN! 


KNOW MORE 
THAN YOUR MATE 


THIS IS THE SEORET OF THE MAN WHO 
BS GETS TO THE TOP OF THE TREE A 


Knowledge and application are the keys that open the door to the ‘best positions in any 
: profession. The key to the door of knowledge in YOUR profession is to be found in 


Modern 
Electrical Engineering. 


December 31, 1920.] 


THIS 
ENTIRELY NEW 
WORK. 


IS AN 


IT IS FULLY UP- 
TO-DATE. 


IT 18 A NECES- 


SARY PART OF 


THE EQUIPMENT 


OF ALL INTER- 
ESTED IN ELEC- 
TRICITY, 


WHETHER IN ITS 
PRODUCTION OR 
IN ITS PRACTICAL 
. APPLICATION. 


IT IS PROFUSELY 
ILLUSTRATED 
WITH DIAGRAM- 
MATIC DRAWINGS 
AND REPRO- 
DUCTIONS OF 
PHOTOGRAPHS. 


BOOKLET 
FREE. 


The entire work can 
be supplied оп the 
Gresham System ої 
Easy Payments, full 
particulars of which, 
together with a FREE 
BOOKLET, will be sent 
on receipt of the 
attached coupon with 
name and address 
filled in. 


Edited b an, M.A., D.Sc. | _cowrrisurors. 
y Prof. Magnus Maclean, M.A., ы 
The best brains in the electrical world аге at your service in this work. | J. J. Н. JOHNSTON, 


These names give the best guarantee of 
the real practical value of this work to all 
those engaged in or connected with Electrical 
Engineering who wish to make progrees in 
their profession. 

Each of these experta writes on the subject 
on which he is a recognised authority. The 
articles are written in plain language. Ina. 
word, this is the best of all electrical text- 
books; it is & practical book written by 
practical men for practical men, 


CRE, 
M.A., В.5о., A. M. I. O. n. 
J. К. STOTHERT. 
A. L.. MELANBY, 


R. ROYDS, 
М.Во., A. M. I. Mech. B. 
ALFRED CAMPION. 


FRANK AYTON. 
T. HETHERINGTON. 
WM. ALLAN. 


The following selection from the LIST OF CONTENTS will give some idea as to the 
scope of the work.— 


Electric Current and its Effects. Electrochemistry. 
Resistance and its Measurement. Electrometallurgy. 
Magnetic Measurements. Telegraphy. 
Polyphase Circuits. Quadruplex System. 
Examples of Modern Generators. Radio-Telegraphy. 
Synchronising and Parallel Running. Telephony. 


Turbo-Alternators. 

Speed-control of Direct-current Motors. 
Rotary Converters. 
Static Transformers. 

Use of Storage Batteries. 

Propulsion and Lighting of Vehicles. 
Switches and Switchgear. 

Examples of Low- and High-tension 


Automatic Systems. 

Electricity in Mining. 

Electric Cranes. | 

High-pressure Transmission of Electrical 
Energy. 

Generating and Transmission Pressures. 

Victoria Falls & Transvaal Power Company. 

Automatic Protective Systems. 


e Pressure Regulation. 
Switchboards. - 

кш and Bonding of Metal-Sheathed тенш 5 System of Con- 
Cables. . 


Electric Lighting and Wiring. | 

System of Erecting and Protecting Cables. 

Photometry of Arc Lamps. 

Arc Lamps with Wasting Electrodes. 

Comparative Lamp Characteristics, and 
Life Tests. 

Dynamics of Electric Traction. 

General Layout of a Tramway System. 

Rolling Stock of Equipments. 


Cut thrqugh the dotted line and paste the entire portion on the FRONT of a 
post-card. No other communication is necessary. 
OUR SPECIAL OFFER. 

You may decide for yourself before purchasing whether the Work is suitable in every way to 
your requirements. 

We are prepared to send the complete Book in Six Volumes (cloth), carriage paid, for seven days’ 
FREE inspection on receipt of the attached Coupon duly signed or the same particulars written 
on a postcard. If you are not satisfied the Volumes can be returned at our expense. 

This arrangement does not involve you in any responsibility to purchase, although we are so certain 
of the value of this splendid Work that we feel convinced you will decide to become а subsoriber. 


o99009009000000000000000000000900009900000909090000000000000000000900000000 
LÀ 


CUT OUT THIS FORM OR SEND POSTCARD. 


The Location of Faults. 

Electric Traction оп Railways. 

Electrical Appliances in use on Railways. 
Operation of Points and Signals by Power. 
Electric Vehicles. 

Steam Boilers. 

Steam Engines and other Prime Movers. 
Condensing and Auxiliary Plant. 


To THe GresHaM PuBLISHING Co., Lrp., 
66. Chandos Street, Strand, London, W.C. 2. 


Please send me, Carriage Paid, one complete copy of MODERN ELECTRICAL ENGINEERING, on the 
understanding that I may either return same after seven days, Carriage not paid, or purchase the complete Work 
by forwarding 15s., and agreeing to send 128. 6d. per month until the total sum of £4 108. has been paid, 
+. 5 . , 
Name Scdndotescbhede dcbacceccesocniesdvcecescacccescecai 220 SSO © OS 28 929400 68 8660979 2H8 TESS d 


Full Address e b e s e e % 


$9SSTLSSTOOOSSSHELDISLOCSTSOPSSTCIHLOSEDHOVS EDOKSHSIDEOVONGNSTADEHESDMGLGOOGGGOOLOOISOOSSSESS 


: 5 per cent, discount will be allowed for cash payment. Exec. Rev. 81/12/20. , 


* 
eee ee F: 


14 THE ELECTRICAL REYIEW SUPPLEMENT. [December 31, 1926. 
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Every description of ALABASTER 
manufactured from our OWN 
QUARRIES, Plain and Carved 
Bowls in all sizes stocked in London. 
TT nn 


A large selection of Lamps and Figures 
, always in stock. 
(INIURIAM AA 


uu LET TTTTTTTTTTTTTRIIRIHT TT TTTTPRPRTTTTTTEE TT NA 
The hardest Stone on the Market. 
White a Speciality. 
The best for indirect lighting. 
ОООО 


eras 


а g 
CEA 25-7 Pe 
z r "a ч 


ANGLO-ITALIAN ALABASTER LTD., 


Galleries and Warehouse, 
63, HATTON GARDEN. 


Works : Telephone: MUSEUM 6596. 
SIENNA, FLORENCE. Telegraphic Address: " Globaster, Smith, Lenden 


* - 
MN GN. 


DIRECT CURRENT 


LOW VOLTAGE 
DYNAMOS. 


SMALL LIGHTING 
DYNAMOS. 


DELIVERY 
STANDARD SIZES 
FROM STOCK. 


CUTTING BROs., LIMITED, 


“CUTTING, STAMFORD.” PARA “WORKS. 


STAMFORD, ков 


Telephone 12. 


ESTABLISHED 


ENGL.AND. 


| Desember 81, 1910.] 


Brackets, Telephone Apparatus, all Switchboard and Installation work for 
Light, Heat os Power. 


By the use of Rawlplags а firm hold is obtained in PLASTER, BRICK, 
CONCRETE, CEMENT, MARBLE, SLATE, STONE, TILES, 
GLASS, METAL, &c. 


No damage is done to the walis. 
The Plug is invisible when in position. 
No skilled handling required. 
The only Plug for Tiles and Glazed Bricks. 
Will hold і ton in Brick. 


Manufactured to take ull size Screws. Fixing reduced to a minimum 
amount of trouble, time and expense. 


A SMALL OUTFIT: SAVES POUNDS. 


Complete Outfit | MILLIONS wed by GOVERN: 

не un | MENT AUTHORITIES including 

LI a ows 
Building and Electrical Firms. 


THE RAWLPLUG CO, LTD, 


Lenthall Place, Gloucester Road, 


SOUTH KENSINGTON, S.W. 7. 
Tel: Ken, {$92 


Accuracy obtained rapidly 
77 The M Тура Milling Machines are another advance 
. in design by Cincinnati Milling Machine Co. 
They аге made in two sizes, and are known as the No. 1M 
and No. 2M for each type— Plain, Universal and Vertical. 
They have the following unusually valuable features :— 
Enclosed mechanism, all controls handled from the 
! operator s working position. Automatic brake instantly 
= slops the spindle when the clutch is thrown out. | 
H All speed changes made while running. 


A device which enables an | 
ordinary screw to hold in any material. 

Aa incalculable boon for fixing all kinds of Electric or Gas Fittings, Wiring, 

Cables, Conduits, Switches, Ceiling Roses, Fuse and Connection Boxes, 


As you would expect from the Cincinnati Milling 
Machine Co., the workmanship is of the highest, 


We can deliver you at once. Ask for full details. 


Chartes Cnurcnice e Ce Limiteo 
9-15 LEONARD STREET. LONDON Е C. 2 


BIAM.NCHAM, 7 MANCHESTER. à LA 
NEWCASTLE - ON- TYNE emiSTOL. п aeons. "na 
a 


PH Р DPN PP LP) Le E 
АП you want in Machinery and Tools. 


Fo 
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HIGH and LOW . ‘TENSION 


SWITCHGEAR, 


Write to— 


METALLURGIQUE ÉLECTRIQUE 


. (Formerly Vedovelli, Priestley et Cie.), 


5, CHANCERY LANE, 
LONDON, W.C. 2. 


Acents: WILLIAMS & PELL. 


ADAPTORS, 


BELL PUSHES, PEAR PUSHES, 
ROSETTES, 


and other 


TURNEB WOOD ACCESSORIES. - 


Order now for 
PROMPT DELIVERY. 


£; DURAND FRÈRES (France). 


тє — 


S680 /e Representative : 


H. SLOOG, 


45, Great Marlborough Street, 
LONDON, W. 1. 


Telephone: Regent 2460. 
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Coal and Ore 
Handling 
Plant 


- 


1 


Grab Transporter unloading coal from 
barges to store heap at 200 tons per hour. 


Ease and rapidity are two attributes to the Grab ` 
Transporter made by the Fraser & Chalmers 
Engineering Works. Other factors which have led 
to their general adoption by large industrial concerns 
are the time and money-saving factors. The Fraser 
and Chalmers Grab Transporter is a notable ex- 
ample of British Engineering superiority both in 
design and construction, embodying as it does all the 
latest ideas and practice. Large numbers of Plants 
have been built by us for handling and conveying aii 
kinds of materials and are now operating with the 
most successful results in various parts of the world. 
Our wide experience is at the disposal of intending 
purchasers of such equipment. E 


Illustrated Bulletin on Application. 


FRASER a. CHALMERS ENGINEERING WORKS 
—— 


PROPRIETORS : THE GENERAL ELECTRIC CO. LTD 


LONDON OFFICE 
ERITH.KENT — 67 QUEEN VICTORIA ST.ECA 


(A288) 
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“ HEA TRAE ”—diations 


ШИИ ТТТ 
"pur B The introduction of the “Heatrae” Electric 
A Distinct Fire Bar certainly marked a step forward 


in the manufacture of Electric Fires. It is 


Adv an ce. practically unbreakable and is guaranteed 


for two years. 
| ЕНИ It is a feature of ай 


" Heatrae" Fires, 
which possess so many distinctive features. 


The pleasing designs—and the competitive 
príces make them an attractive selling pro- 
position. 


LET US FORWARD DETAILS AND PRICES. . 


: Electric Fires, Ltd. ::- 
Dept. M. King St. 
— Norwich, — 


Jed STOCKS AT 
LONDON, BIRMINGHAM, LEEDS, GLASGOW, DUBLIN, 6c. 
1111111111111111111111111111111111111111112 
- The combination of all that is best- put together the best. 


| 8 Design.) “ Radtum Ш.” 


Sheets.Pods-Tubes ФӘ Mouldings 
! | 925 7 4 
2 F 
бы. - 25 . | 


VAN GELDER & VAN GINKEL, 


MAKERS, 


THE HAGUE, HOLLAND. 


ER-TIGHT PLUGS. 
SHIPS’ FITTINGS. 


Ey 7 E F 9 j 1 

ШИШ! fh " ra — WRITE FOR ILLUSTRATED LIST AND 
ae ШШ | — PRICES TO BRITISH REPRESENTATIVE, 
LIONEL ROBINSON, 
3, Staple Inn, LONDON, W.C. 1. 


| — . — +t | |. TELEPHONE’ -=', =} HOLBORN 6323; .' 
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Manufacturers of Electric Steel 
Castings for Electrical Machi- 
nery. Highest quality, competi- 
tive prices and good delivery. 


ALLIED STEEL MAKERS 
AND FOUNDERS, LTD. 


Works: 

Braintree Castings Co, BRAINTREE, Essex. 
The National Steel Foundry (1914, Ltd. 
LEVEN, FIFE. 

Thwaites Bros, Lid, BRADFORD, Yorks. 


Branch Offices: 
COVENTRY : 29, Hertford Street. 
NEWCASTLE-ON-TYNE: 3, Saville 
Chambers, North Street, Saville Row. 
Enquiries to Head Office: 

CENTRAL HOUSE, KINGSWAY, 

LONDON, W.C. 2. 


|i piant 


» 
nd E S Y, Ў 1 
Se ЭД 
Hin ў 
== i 2 = = |» | 
ШИШ ШИИ y 


1 
^» 
— * 
how $ mo n 


niri 


| 7— — 
ИШНИ 


АЛИШ 


ili 
| 


"As 
B 7 
LV * 
x m - S 
ae- a = 
— 1 d = 
е5 1 
- { Me ! 
^ . 1 = F 
E ig = - 
" i A | 
- h.! . 
{ ʻi M T | * I" 
— лу iit, may HU UU 
, > Ü " A " i 
vr J. MAC 
ADEM. Au. _ 
` E. ~ 
+, g- ni 7 x. ы 
Wi i 
t THUNE RTIG 
- nu Hs nnd i T I 
“ Wer 
TT а — . ^ *. v 
— 2-2 ==> X 1 W i 
v TE ae ЭМ ` Ne 
s 1 
' = - -— 
2 ERI v ] 5 
= 2 X Q 


“WALSALL” 


CONDUITS, FITTINGS AND ACCESSORIES, 


Walsall and West Bromwich. 


Manufactured by 


The Walsall Hardware Manufacturing Ge., Ltd., 


Hatherton Works, 
Ablewell Street, WALSALL. 


* + 


w 


“QUICK MAKE AND BREAK.“ 


We are specialists in the manufacture of 
Steel Conduits and Fittings. 


Al Conduits and Fittings are made 
throughout at our Works. | 


For first-class quality and prompt 
delivery “ WALSALL” cannot be 


surpassed. 


„ WALSALL” GRIP - 
CONTINUITY Fittings 


still lead for efficiency and 
economy. Every genuine Fitting 
is marked W. H. M. C.“ 


DUR NEW PATENT 5 AND 10 AMP. INTERLOCKING 
SWITCH-PLUGS. 


4 


e 


ur Foundry is the largest in Great Britain solely engaged in the production of Conduit Fittings. 


Throat Microphone 


Sterling Telephone & Electric Co., Ltd. 


NEWCASTLE-ON.TYNE: 210/212, TOTTENHAM COURT RD., LONDON, W. I. 
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, U349. 
AM agneto Wall 


T e “le 'phone Ww ith 


l'ransmitter. 


STERLING TELEPHONES fitted with 
Turoat-MicropHone TRANSMITTERS 


will prove a tremendous boon to many thousands of business men 
whose telephones are, of necessity, installed in noisy situations 
Machine Shops, Stamping Mills, Shipbuilding Yards, &c. 


| STERLING THROAT MICROPHONES 


are insensitive to air-borne sounds, but 

if placed against the side of the throat 
as illustrated above) the speech of the 

person talking is Clearly Transmitted 

without the least trace of any ex- 

ternal noises caused by running 
&c., &c. 


. U25I. 
jatt ery Call Wall 
е 'ephone with 
Thro vat V] ier phone 


Г ransmittef, 


machinery, 


We 


No. U307. 
can Battery Call Table Telephone. 
Drawn Steel gius Enemelled Case ә ff Н c 
> Throat Microphone Transmitter. 
give 


PRoMPT DELIVERY 


of these STERLING TELEPHONES with 
THROAT MICROPHONE TRANS- 


No. U429 

MITTERS - concerning which fullest particu- "PRIMAX" INTERPHONE. 

lars, prices, illustrations, &c., will be found Table Pattern with 

. Throat Microphone Transmitter. 

In our (This instrument will work їп conjunction with 
any of our celebrated " Primax laterphones.) 


NEW BOOKLET ( No. 284) Write for a Copy to-day. 


оооооооооооооооооооооорооороовеовофоовоооооорооророоооовововооовевооооьоовооотооооооооототооо = 


Мо. 17413. 


"PRIMAX" 
Interphone (Wall 
Pattern) with 
Throat Microphone 
| l'ransmitter, 


IBRANCHES: . TELEPHONE HOUSE: 


(This instrument 
will work in con- 
junction with any 


42, Westgate Road. Telephone No, : 4144 Museum (7 lines). ITelegrams : “ Cucumis, Ox, London.“ e mes ated 
CARDIFF : 8, Park Place. Works: DAGENHAM, ESSEX. phones. 


e. ——=— a-e w. 
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General view showing reinforced 
steel oil tank- of G.E.C. Type VII | 
Oil Switch, designed for circuits up to | | 
45,000 volts, capable of dealing with Oil ^ Switches 
sustained short circuits of 400,000 | : : 
K.V.A. and instantaneous short circuits with remote electrical 


of much larger values. or mechanical control. 


Send for Illustrated List. Simplicity combined with great 


mechanical strength is the keynote 
of their design. 


' The GENERAL ELECTRIC CO., Limited, 


Principal Showrooms and Sales Dept. : 61, Queen Victoria Street, London, E.C. 4. 
Teleohones: London Wall 3600 (36 lines). | Ж Telegrams: ~ Electricity, Cent.. London. 
зке Branches: Manchester, Glasgow, Birmingham, Cardiff, Newcastle, Dublin, Belfast, Bristol, Swansea, . 


Liverpool, Leeds, Sheffield, Nottingham, Hull, Southampton, Cork, Aberdeen, Ipswich, Edinburgh, Dundee. 
(A 1041) 


December 51, 1920.] 
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SPECIAL 


d. New Copy 


— 


FOR SALE. 


Advertisements are inserted under this heading at 1s. 9d. per line.) 


FOR SALE. 


NEw p.c. Мотовз IN STOCK. 
SEVERAL SIZES of BAOH SIZE READY for IMMEDIATE DELIVERY. 


Type. Power, Volts. Speed. Type. 
R1 i 250 1600 Open protected 
R2 1 250 1600 5 
R3 2 250 1600 n 
R3 1 . 250 1300 б 
R4 24 250 1550 » 
R4 9 950 1200 5 Prices 
R5 8 250 1050 ” : on 
Ró 3 480 1050 Eno. ventilated Application. 
R5 4 480 1400 i; 
R6 b 480 1250 н 
R7 5 480 900 " 
R7 8 480 1200 77 
R8 10 220 1000 Open protected | . 
R9 16 480 1200 Eno. ventilated 
R10 20 480 1000 ji ] 
PLATING DYNAMOS. 
Prices on 
P1 50 amps. 6 1600 Open proteoted { Application. 


CuTTING BROS., LTD. Park Works, Stamford. 


Telegrams : Telephone No, : 


“ Cutting, Stamford." 12 Stamford, 1404 


MOTORS, &., FOR SALE. 


ONE Mather & Platt. 80-kw., open type, compound wound 
interpole Dynamo, %0 volt, $00 R.P.M., complete with two 
pedestal bearings and belt pulley 214 by 12. Quite new. De- 
livery expected any time now. 

One 25-kW. Robey-Hawkins Steam Generating Set, 115 volts, 
steum pressure 100 lb. per square inch. 

One 14-н.Р., 110 volt, 1,700 R. p. M., G.E.C. Shunt Motor. 

One 1-H. p., 920 volt, 1,600 R. P. ., Johnson & Phillips shunt 
wound Motor. 

One 2-н.р., 210 volt, 1,345 к.р.м., Siemens Bros. shunt wound 
Motor. 

One 41-H.P., 440 volt, 750 R. P. u., 
Westinghouse. | 

One 5-H. P., 1,000 R. P. M., 230 volt, Siemens Bros., shunt 
wound Motor. 

Five 12-H. P., 440 volt, 500 to 900 R.P.M., variable speed 
Motors, Phoenix make, with Brookhirst starters. 

One 38-H. P., 400 volt, Motor, by Electromotors. 

One 165-kw., 440 volt, 375 R. P. M., Mather & Platt Generator. 

One 3Xi-k w., 210 volt, 825 R. P. M. Molmes Generator. 

Two 3 Exhaust Fans, 230 volts, 30 in, blades. 

One 44-KW. Portable Petrol Engine, by B. T.H. Co. 

One 60 amp., 110 volt, 3-bearing spare Armature. 


series wound Motor, by 


THE PREMIER ELECTRICAL ENGiNEERING Co., Тлор., 33, Market 
Street, Stalybridge. 4016 


FOR SALE. 


PETROL-PARAFFIN LIGHTING SETS. 


FIVE 3I-RW., 110 volt, Austin Sets. 
Two 44-Kw., 110 volt, Austin Sets. 
Two 8-kw., 80 volts, Austin Seta. 
One 8-Kw., 80 volts, Barlaw Sets. 
One 10-kw., 120 volts, Belliss Set. 
Government surplus, guaranteed sound. Further particulars 

from— 

Fyre, WILSON & Co., 31, Budge Row, E.C. 4. 


OFFICIAL NOTICES, PATENT NOTICES, SITUATIONS VACANT, SITUATIONS WANTED, 
PARTNERSHIPS, AGENCIES, ARTICLES FOR SALE, ARTICLES WANTED, ЕТС, 


WEDNESDAY. 


Latest Time Б p.m. 


NOTICE. 


and Alterations to Existing Trade Advertisements 
(with Blocks) should reach here 


Not later than FRIDAY. 


FOR SALE.—Continue. 


R. O'BRIEN & CO., 
Wholesale Electrical Suppliers, 
December 6th, 1920. 66, Mosley Street, Manchester. 
Telephone Nos. :— Telegrams :— 
Central 2273 & 7500. “ Robanoo, Manchester.” 
STOCK OF NEW D.C. MOTORS. 


Compare our Prices. 


K. Type. Maker. B. n. 7. Volts, . r. 1. Pulley. Rails. 
2 Enol. vent. E. C. C. БО 400/80 600 16 x10 Yes 
2 Siemens. 30 400/480 750 14 x 8 Yes 

. Б Encl. vent. E. C. O. 30 400/480 750 14x 7 Yes 

1 Protected. Siemens. 25 400/480 810 12 x 7 Yes 
1 Siemens, 25 9980 810 12 x 7 Yes 
3 Encl. vent, ECC. 20 400/480 850 8 x 6 Yes 
8 Enol. vent. E.C.C. 15 400/480 1000 8 х 6 Yes 
т Encl. vent. E. C. O. 10 400/480 . 900 8 х 6 Yes 

.9 Enol. vent. E.C.C. 8 400/480 1000 6 x 4 Yes 
13 Епос], vent, E. C. C. Б 400/480 1000 6 x 4 Yes 

1 Protected. Siemens 5 400/480 1000 6x 4 Yes 
1 Protected. Siemens. 3 200/240 1450 5 x 4 Tes 
т Encl. vent. E.C.O. 3 200/240 900 Б х 4 Yea 
25 Enol. vent. G.E.C 2 200/240 1050 5 х 4 Yes 
49 Enol. vent. E. C. C. 2 200/240 1250 5 х 4 Yes 
] Enel. vent. E.C.C 14 200/240 1000 5 х 4 Yes 
19 Protected. B. K. B 11 200/240 1500 4x8 No 
19 Tot.encl. Verity 1 200/240 1600 Yes Yea 
14 Protected. Crompton. 1 200/240 1600 3x3 Yes 
T4 Protected. В.К.В 1 200/240 1350 4x8 No 
] Protected. L. i 200/240 1500 Yes No 
83 Protected. B. K. B. . 4 200/240 1500 Yes No 
4 Protected. U. 1 200/240 2000 Tes No 


1, new, E. C. C., oompound-wound, open protected type, interpole 
Generator, 30 KW., 220 volts, 950 B. P. M., with regulator, pulley 
and rails. | 
STOCK OF SEOOND-HAND D.C. Morors. 


1 Tot. encl. Verity. 3 200/240 1200 6 x 31 Yes 
STOOK oF New А.С. MOTORS. 

Verity, open-protected type, squirrel-cage, Star Delta wound 
motors, 440 volts, 50 oyoles, 3-phase with pulley (11 X 6) and rails. 
Two 20-H.P., at 950 R.P.M. 

Two 134-H.P.,, 710 „ 
One 16-H.P, „ 950 „, 777 


ELECTRICAL PLANT FOR SALE. 


Government Surplus. 

ROTARY CONVERTERS, 
ONE 660-kw., 5,000 volts, 50 cycles, 6-phase to 280 volts, D.O. 
Two 375-K W., 10,000 volts, 50 cycles, 6-phase to 230 volts, 


D.C. 
Two 1,000-kw., 6,600 volts, 50 cycles, 6-phase to 260 volts, 
D.C. 
All above Westinghouse, complete with transformers and 
switchgear. 
TRANSFORMERS, 8-гНАВЕ, 50 OYCLES. 
Three 500-kw., 11,000/440 volts. 
One 1,200-K.v.a., 20,000/220 volts. 
Two 1,875-k. v. A., 6,600/440 volts. 
TURBO ALTERNATOR. 
One B.T.H. Turbo Alternator with Condensing Plant, 940 
k. V. A., 500 volts, 3-phase, 50 cycles. | 
А.О. MOTORS. 
Two 250-н.р., 500 volts, 50 cycles, 3-phase. 
Two 250-н.р., 3,000 volts, 50 cycles, 3-phase. 
One 400-н.р., 550 volts, 50 cycles, 3- phase. 
One 400-н.р., 490 volts, 50 cycles, 3-phase. 
THe PnucNIx ELEcrRICAL Co., Lrp., 32-36, proome aR 


3565 | Glasgow. 
3 ———jçꝙ—— —P Ub, 
I 
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FOR SALE.— Conisnuea. 


W H. PEASE & COMPANY, 
8, Southampton Row, London, W.C.1. 


Telegrams : " Engipease, Westcent, London." 


PLANT FOR SALE. 
FoR IMMEDIATE DELIVERY. 


ELECTRICAL PLANT. 


Ref. No. Description. 


1001.—600-kw. Vickers Back Pressure Turbine Set, eomplete 
with switchboard and condensing plant, 600 volts, 60 
periods, 3-phase, with star connections. 

1002.—260-k W. Westinghouse Hateau Impulse High Pressure 
Geared Double Helical Turbine Sete. Steam Turbine 
4,000 R.P.M., direct coupled through gear to a 250-xw. 
Westinghouse Generator, shunt and compound wound, 
440/675 volts on power circuit, 220/240 volts for light- 
ig. Oomplete with switchboard. Slip rings are 
provided at the end of commutator for static balano- 
mg, also booster coupled direct to Generator through 
flanged coupling, 4 pole, 3.5 xw., 140 amps., 25 volts. 
The whole of the above plant is in all respects equal 
to new, and has only been run a few times. 


M495.—400-xw. Westinghouse Impulse High Pressure Turbine 
Bets. Complete with Oondenser and switchboard. 
New in 1911, and has been recently overhauled, and 
je in excellent condition. 440 volte, түше 60 periods 
at 3,600 в.р.м. Steam pressure 160 lb. 

119*.— Willans Diesel Oil Engine, by Willans & Robinson, 
with compressor and dynamo direct coupled. Space 
occupied 28 ft. by 10 ft., height from floor level 14 ft. 
Engine 4 cyl.. 390 B. H. p., 9 ft. flywheel, 250 n. r. M., 
225 xw. 

1148.— Willans-E.O.O.'s Direct Coupled Steam, р.о., Generat- 
ing Sets. in first-class condition, 3 cyl. engine, 360 
I.H.P., steam pressure 130 to 160 lb., speed 350 в.р.м. 
Generators compound wound with substantial shaft 
and bearings with ring lubrication, 220 Kw. 

1151.—Motor, 2.6 н.р., by Ingleby & Oo., 400 volte, 3-phase. 
50 periode. Complete with slide rails, pulley, and 
switch. Only* been run about one month. 

1163.—Oentrifugal Pump, 2,000 galls. per hour, 2% ft. head, 
1,450 R.P.M., belt driven. made by Holden & Brooke, 
s Manchester. No. 1,449. Only done one montb's 
work. 

1180.—One 668-k w. Parsons Turbo Bet, 120 lb. steam pressure, 
250/330 volts, D.c. Oomplete with surface condenser 
and circulating pumps. Driven by vertical compound 
steam engine. 

1164.—850-к w. Fraser & Chalmers Turbo Generating Bet 
3,000 n.P.M., 150 lb. steam pressure, direct coupled 
to 320/340 volt, 50 periode Alternator. Exciter 65 
volts, 80 amps., by Siemens Bros. Oomplete with 
eondenser plant, air filter, &c. 

1M6.—Two 1,000-kw. Parsons Reaction Turbine Sets, 6,600 
volte, 1,500 в.р.м., 50 periods, 3-phase, with steam at 
150 lb. pressure at stop valve. Complete with surface 
condenser, air pump, circulating pump, &c. 

1156.—'T'wo 500-K w. Parsons Turbine Sets for working on 150 
lb. steam, 1,800 m.P.M., 500 volts, D.C., or 3-wire, 250 
volte. Complete with condenser and fittings. 

1457.—200-KkKw. Willans Exhaust Turbine Set, 160 lb. steam, 
460 volts, 3,000 в.Р.м. Complete with low level jet 
condenser, pump, &c. 

1147.—One 1,050-K W. Turbine Generating Set, by Oerlikon 
and Co., Zurich, 6,000 volte, phase, 50 periods. 
Complete with surface condenser, air pump, and cir- 
eulating pump, and switchgear. 

1148.—750-kw. Steam Generating Set. by Belliss Morcom, 
direct coupled to 2.900 volt, 60 periods, single-phase 
alternator. Complete with exciter. In first-class con- 
dition. 

1199.—10-kw. Thorneycroft Lighting Bet, 220 volt, compound, 
petrol paraffin, 4 cycle Engine. Oomplete with 
dynamo, bedplate, 2 fuel and 2 water tanks, and 
eilencer. 

1171.—Orompton Alternator, open type, 3-phase revolving field 
type, output 200 Kw. at .8 power factor, 440 volts, 
50 cycles, 168 . .., running in self-oiling pedestal 
bearings. Bedplate, direct coupled exciter of the one- 
bearing type, and free shaft end to receive half coup- 
ling. The exciter shunt regulator is suitable for 
mounting on a panel of switchboard. 


1170.—Three Electric Generating Sets, each consisting of one 
250-H. p. horizontal cross compound steam engine, 
with Corliss type of valve gear, jet condenser, and 
air pump, made by Н. Bollinckx, Brussels. Driving 
belt by one 8-pole, shunt wound, continuous current 
dynamo, 140 volts, 1,700 amps., 320 R. T. u., on cast- 
iron bedplate mounted on slide rails, and made by 
Meeers. Brown, Boverie & Oo. | 


(Continued at top of nert Column.) 


FOR SALE .—Continued. 


(Continued from previous Column.) 


Ref. No. Description. 

1174.—One Electric Generating Set, consisting of one 400-и.р. 
horizontal cross compound steam engine, with Oorlis 
type of valve gear, jet condenser, and diaphragm, 
made by Н. Bollinckx, Braesels, driving by belt, one 
6-pole, compound wound, continuous current dynamo, 
850 volts, amps., 325 R.P.M., mounted on cast-1roa 
bedplate, mounted on slide rails, made by Могае. 
Brown, Boverie & Co., of Baden, Schweiz. 

1176.—T wo 2,000-ку. Willans & Robinson Steam Turbine Sete, 
direct coupled to Siemens Bros. Alternators, 9,900 
volts, 3-phase, 50 periods at 3,000 m.P.M., designed for 
steam pressure of 100 lb. per sq. in. and fitted with 
integral exciter at 100 volte, and ventilating fan self- 
eontained with rotor. 

1176.—60-xw. Willans & Robinson 2-crank, high speed engines 
for steam at 175 lb. per sq. in., with tachometer, 
steam separator, steam gauge, and aight feed lubri- 
eator, coupled to a shunt wound dynamo, by Mathes 
and Platt, 220 amps., 260 volts, B.P.M. Oomplete 
with spare armature. | 

1177.—50-xw. Willans & Robinson, 100 amps., d volta, 
450 R.P.M. Generator by Mather & Platt, Manchester. 
Engine, two crank, high speed, for steam at 176 lb. 
per sq. in., with tachometer, steam gauge, and sight 
feed lubrication. Direct coupled to a continuous cur- 
rent dynamo. 

1178.—Willans & Robinson 150-xw., 300 amps., 460/500 volts, 
450 R.P.M., Generator, compound wound, by Mathes 
and Platt, two crank, high speed, steam engine fos 
steam at 176 lb. per sq. in. Oomplete with tacho 
moter, steam separator, steam and vacuum gauges, 
sight feed lubricator, also jet condenser. 

1179.—One new Steam Turbine, 900 H. P., 3,000 n. r. ., 934 bb. 
steam pressure, extraction pressure 70 lb. about. 
Complete with condenser and auxiliaries. For imme 
diate delivery. 

1180.—One new Steam Turbine, 450 m.r., 3,000 в.р.м., 284 Id. 
steam pressure, extraction 70 lb. about. Oomplete with 
condenser and auxiliaries. For immediate delivery. 

1181.— One new Steam Turbine, 750 H.., with reduction gear, 

. 8,600/900 в.р.м., steam pressure 213 lb. Completes 
me condenser and auxiliaries. For immediate de- 
very. 

1189.—Two new Steam Turbines, 1.500 H. p., with reduction 
gear, 300/760 R. P.., steam pressure at 213 lb. Oom- 

lete wit 
liverg. 
1183.—One new Steam Turbine. 2,250 H. p., 3,000 а.р.м., steam 
pressure 185 lb. Oomplete with condenser and auxili 

aries. For immediate delivery. 

1184.—Three new Steam Turbines, 2,250 H. p., 9,000 B.P.M., 
steam pressure 213 lb. Oomplete with condenser and 
auxiliaries. For immediate delivery. 

1185.—T'wo new Steam Turbines, 3,600 H. p., 3,000 А.Р.М. 
steam pressure 185 lb. Complete with condenser and 
auxiliaries. For immediate delivery. 

1186.—T wo new Steam Turbines, 4,500 H. p., 3,000 n.P.M., steam 
pressure 213 lb. Oomplete with condenser and auxili- 
aries. For immediate delivery. 

1187.—One new Steam Turbine, 750 m.r., 3,000 n. r. ., steam 
pressure 213 lb. Oomplete with condenser and auxili 
aries. For immediate delivery. 

1188.—One new Steam Turbine, 2,000 m.r., 3,000 n. r. 16. 
steam pressure 213 lb. Complete with condenser and 
auxiliaries. For immediate delivery. 

1189.—0 cyl. Diesel Generating Set, 490 m.r., 376 а.Р.м. 
direct coupled to Generator, 220/440 volte. Brand 
new, and ready for immediate delivery. 

1190.—6 cyl. Diesel Generating Set, 250 H. p., 376 n.P.M., direcé 
eoupled to Generator, 220/440 volts. Brand new, and 
ready for immediate delivery. 

1191.—8 cyl. Benz. Oil Driven Generating Set, 300 н.р. at 
$40 R. . M., 250/300 volts, direct coupled. Brand new, 
and ready for immediate delivery. 

1192.—Two 180-kw. Combined Sets, engines by Belliss & Mor- 
eom, three crank, compound, direct coupled to Holmes 
D.O. Generators, which can be used as either shunt 
or compound machines according to the position of 
the change-over switch. As shunt machines the volt 
age can be varied between 445 and 500 volts, with an 
eatput of approximately 360 amps, and as a compound 
machine the potential is constant at 550 volts between 
30 and 300 amps. The three high pressure cylinders 
ef each machine are 73 in. dia., and the three low 
pressures 13 in. by 8 in. stroke, the speed being 400 
fo 420 n. r. 1. Built in 1903. Both sets are in first-class 
eondition, and have been very little used. 

1198.—48-xw., 220 volt, 220 amp., 4 pole, compound wound 
Generator, by Maver & Coulson, three bearing type 
with combined pulley, flywheel, speed 650 R. .., with 
two slide rails. 

1194.— Two 260 B. H. ., at 450 n.p.u. Diesel Engines, 6 oyl., 
4 stroke, cyls. 9.85 in. dia. by 14.16 in. stroke. Weight 
ef engine 7 tons, with spare parte, compressor, oil and 
water pumps, centrifugal governor, and all fittings. 


(Continued on nert page.) 
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FOR SALE.— Continued, 


(Continued from previous page.) 


1195.—16 Sets of 250 B. H.P. at 500 в.р.м. Benz. Benzol or 
Paraffin Engines, 6 cyl., 4 stroke, fitted with н.т. 
magneto, twin carburetters, 2 stage air pump, &c. 

1196.—Two new Diesel Generating Sets, 1,500 B.H.P., 700 KW., 
direct coupled to Tandem Generator, 220/440 volts. 
For immediate delivery. 

1197.—Five new Diesel Generating Sets, 1,900 в.н.р. 560 KW., 
direct coupled to Tandem Generator, 290/440 volts. 
For immediate delivery. 

1198.—Two new Diesel Generating Sets, 1,000 в.н.р., 460 KW., 
direct coupled to Tandem Generator, 920/440 volts. 
For immediate delivery. 


1199.—Four new Diesel Generating Sets, 550 B. H.P., 255 KW., 
direct coupled to Tandem Generator, 220/440 volts. 
For immediate delivery. 

1200.—Two new Diesel Generating Sets, 300 в.н.р., 140 KW., 


direct coupled to Tandem Generator, 20/440 volts. 
For immediate delivery. 

1201. —Two new Diesel Generating Sets, 250 B. H.P., 120 KW., 
direct coupled to Tandem Generator, 20/440 volts. 
For immediate delivery. 


1202.—Two new Diesel Generating Sets, 145 B.H.P., 70 KW., 
direct coupled to generator, 220/440 volts. For im- 
mediate delivery. 

1229.—400-Kw. Willans, Disk and Drum Turbine, coupled 


through David Brown & Co.’s gear to G. E.C. shunt 
wound Generator, 440 volts. Complete with con- 
denser and all switchgear. 3745 


MOTORS AND DYNAMOS IN STOCK. 


NEW AND SECOND-HAND. 


No. in Stock н.р. Volts Speed Make 
1 21 100 1000 = Lahmeyer. 
2 4 110 1400 McLure & Whitfield. 
1 71 10 1050 Blackburn & Starling. 
1 .25 200 1100 Crompton. 
2 1 290 1700 Siemens, 
2 1 9X) 1550 Newton. 
б 2 220 1400 Mawdsley. 
l. à 230 1450 Simoon. 
1 4 220 950 B.T.H. 
1 5 200 200 Lahmeyer. 
2 74 22) 1320 Siemens 
1 10 220 870) Siemens 
3 2 500 1400 Mawdsley. 
1 24 400 1900 B.T.H. 
1 24 450/530 1300 B.T.H. 
b 5 440 1300 Siemens. 
1 6 530 . 1100 Cutting. 
1 74 400 1800 B.T.H. 
9 8 500 1500 Simoon. 
1 8 500 1550 Simoon. 
1 9 440 1950 Victoria Dynamo. 
2 10 460 1000 F lather. 
2 11 440 920 Pheenix. 
1 13 500 1400 Simoon. 
1 15 440 1150 Victoria Dynamo. 
1 18 440 900 Siemens. 
1 20 440 820 Siemens. 
1 50 460 600 Parker. 


Also number of А.С. Motors, single and three-phase, and 
D.C. Dynamos, 100 volts, 30 and 40 ampere. All prices reduced 
to clear stocks. 


THE VICTORIA ELECTRIC PLANT Co., 
minster, S. W. 1. 


'Phone: Victoria 4122 
London. 


Spenser Street, West- 


22-4123. Vicminster, Sowest, 


1080 


'Grams : 


R. Н. LONGBOTHAM & CO., 


41, Station Road, Doncaster; 
and at Milburn House, Newcastle-on-Tyne. 


576 Doncaster. 
867 Newcastle. 


LTD., 


Tel.: Telegrams :° 


Machinery, Doncaster.“ 


FOR SALE. 


TWO Lighting Sets, 30-kw. bipolar Dynamos, by E.C. Co., 
250 volts. 120 amps. 
aoe 40-B.H.P., 220 volts, 400 R. p. M., Belliss-Peebles, Vertical 
One Babcock & Wilcox Water Tube Boiler, capacity 3,454 
sq. ft., without superheater, but with chain grate stokers. 
One Surface Condenser, capacity 420 sq. ft. cooling surface, 
having solid drawn brass tubes, complete with Air and Cir- 
culating Pumps. 
Four Rotary Mining Drills, 4 H. p., 440 volts 
sone Hopkinson Coal Outter, with 95-n.P. 
complete with Jib and Chain. 
^ Ohe à 09j)-H.P., 110 volts, series wound Motor. 


D.C. 
Motor, 450 volts, 


6277 
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FOR SALE.—Coniinued. 


TRANSFORMER MOTORS AND GENERATORS FOR SALE. 


ONE 75-K.v.a. oil cooled Transformers, 3-phase, 50 cycles, 
3,000/418 volts, by Westinghouse Co. 

One 50-K. v. A. oil cooled Transformer, 3-phase, 25 cycles, 
400/110 volts, by Johnson & Phillips. 

One 80-н.р. slip ring Motor, 3-phase, 25 cycle, 400/440 volts, 
480 R.P.M., by Westinghouse Co. 

One Motor Converter, single-phase, 25 cycle, 110 volts to 
12 volts, 20 amps., by Crypto Co. 

One 50-н.р. slip ring Motor, 3-phase, 50 cycle, 440 volts, 
950 n.P.M., by G.E.C. 

Four I-H. p. squirrel cage Motors, phase, 50 cycle, 200 volts, 
1,400 R. P. M., by B. T. H. 

One 18-H.P. shunt interpole Motor, 440 volts, 210/630 R.P.M., 
by Westinghouse Co. 

One 15-н.р. shunt interpole Motor, 460 volts, 840 R. P. M., by 
Newton. 

Two 12-H.P. shunt interpole Motors, 440 volts, 300/900 
R.P.M., by Phonix. 

One 31H. p. shunt interpole Motor, 440 volts, 950 R. P. M., by 
Newton. 

One 5-H. p. shunt Motor, 440 volts, 1,050 R. P. M., by Newton. 

One -H. p. shunt Motor, 220) volts, 950 R. P. b., by Siemens. 

Two 2-H. P. shunt Motors, 220 volts, 750 R. P. M., by Morris 
Hawkins. 

One 35-kw. shunt interpole Dynamo, 230 volts, 1,100 R. P. M., 
by the Brush Engineering Co. 

One 4-H.P. shunt Motor, 110 volts, 1,000 R. P. M., by Verity. 

One 3}-н.р. shunt Motor, 110 volts, 825 R.P.M., by Siemens. 

One 3-H. P. shunt Motor, 110 volts, 1 ,200 R.P.M. 

One 12-H. P. series wound Motor, 110 volts, 850 R.P.M., by 
Watson Laidlaw. 

One 500 amp.. 6 volt, Plating Dynamo, by Canning. 

One 12-H.P. pillar type Starter, 110 volts, by Westinghouse, 
brand new. 

One 45-н.р. pillar type Starter, 110 volts, by Westinghouse, 
brand new. 


All the above Machines are modern, equal to new, and 
complete with switch gear 1n most cases. 


Tue MIDLAND COUNTIES ELECTRICAL ENGINEERING Co., LD., 
136, Sandon Road, Birmingham. 3652 


OOOD 


ELECTRICAL PLANT FOR SALE. 
Government Supplies. 


ONE 850-kw., 500 volts, 50 cycle, 3-phase, Turbo Set, with 
condensing plant. New 1916. 

One 350-KW., 500 volt, p.c. Belliss-Lancashire Triple Ex- 
pansion Set, with ejector condenser. New 1913. 

One 140-K W., 500 volt, D. C. Howden-Siemens Triple Expan- 
sion Set. New 1911. 

One 850-Kw., 341 volt, 50 cycle, 6-phase, to 440 volts D.C., 
750 R. P. M. Rotary Converter, by Siemens. 1916. 

Two 1,875-K. v. A., 6.600% 440 volt, 3-phase, 50 cycle Berry oil- 
cooled transformers. New. 

Motor Generator, 415 volts, 3-phase, 50 cycles, to 110 volta 

C., 33-kW. New. With Switchboard. 

One new 25-kw. Balancer, by Lancashire Dynamo Co., for 
460 volts, with complete set of spares. 

One 390-kw., 460 volt Balancer, by Vickers, consisting of 
two 160-K W. compound, inter pole, 2 bearing machines coupled 
together. 

One 175-k. v. A., 500 volt, 50 cycle, 425 R. P. M., 3- Phase Alter- 
nator, with direct coupled exciter. 

One 700. KW., 3,000 volt, 50 cycle, 3-phase Steam Set, with 
exciter. 

Two 3-throw Hydraulic Pumps, for 2,240 lb. pressure, with 
150-H.P., 415 volt, 50-cycle, 3-phase Motors and control panels. 

One Vertical, 2 stage Air Compressor, by Tilghmans, with 
145-н.р., 440 volt, 3-phase, 50 cycle Motor and control gear. 

Two 3-throw Hydraulic Pumps, with 200-н. P., 440. volt, 25 
cycle, 3-phase Motors and control panels. 

One 200-K W., 230 volt Vertical H.S. Steam Set. 

One 250-K w., ditto. | 

One 360-Kw., ‚ ditto. 


Also many other items. 


THE Рн‹®кїх ELECTRICAL Co., Lrp., 


32-36, Broomielaw, 
Glasgow. 3975 


ELECTRIC MOTORS. 


A.C., 1, 2 and 3-phase, 200 v. and 415 v., H. . to 45-H.P. 
D.C., 110 v., 220 v., and 480 v., 4-H.P. to 50-н.р. 

Dynamos, 50/70 v., 110/140 v., 8 amps. to 60 amps. 

Motor Generator Sets, by Dick, Kerr, 75-H. . Motors ene 


900 v. one 400 v., direct coupled to 1,700 amps., 31 v., 700 
R.P.M. Dynamos. 


Motor Generator Set, by G.E.O., 50-H.p. Motor, 900 v., direct 


coupled to Dynamo, 1,110 amps., 27 v., 640 R. P. Ii. 


Plating Dynamo, by Rees Roturbo, 8 v., 500 amps., 880 


і R. P. M. 


Plating Dyname, by Canning, 6 v., 780 amps., 880 R. y. u. 
M. Rrax, 191, Middlesex Street, E. 1. Avenue: 7000. 8600 
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FOR SALE.—OCenhnwud. 


ELECTRIOAL PLANT FOR SALE. 
New and Second-Hand, in Good Condition. 


DYNAMOS. 


Ref. No. к=, Volts. Speed. Type. Make. 
8121 50 110 720 Shunt E.C.C. 
8 226 495 220 800 Shunt Peebles. 
S 429 3 (2 of) 230 600 Oomp.intpl.  West'house. 
S 208 285 240 300 Shunt West house. 
S 441 200 480 350 Comp. Electrical Co. 
8 34 150 500 380 Shunt J. & P. 
ALTERNATORS. 
Ref. No. KW. Phases. Volts. Bpeed. Make. Cycles. 
8115 150 1 2000 271 G. E. C. 60 
8423 200 3 2400 300 Westinghouse 50 
D.C. STEAM RETS. 
Ref, No, EW. Volts. Make. 
8 494 15 100 Browett-Jackson. 
8412 45 100/125 Belliss-B.T.H. 
8248 12 200/250 Sentinel-Verity. 
8 301 250 220 Willans-Siemens. 
S 628 250 220 Howden-Lancs. Dyn'o. 
8 74 140 250 Belliss-W'house. 
В 504 БО (2 of) 250 Willans-Mather & Platt. 
S 501 150 440[525 Belliss-Parker. 
8463 500 445/480 Belliss-Siemens. 
8 504 50 460/500 Willans-Mather & Platt. 
S 504 150 (2 of) 60/500 Willans-Mather & Platt. 
R 309 180 500 Belliss-Holmes, 
8 236 375 500 Willans-E.C.C. 
8 516 425 560 Willans-Diok Kerr. 
D.C. STEAM TURBINES. 
Ref. No. KW, Volts, Type. Make. 
82 125 480 Shunt Parsons 
8 647 1000 (8 of) 440 "D Vickers. 
A.C. STEAM SETS. | 
Ref. Мо xW Phase, Volts. Oyoles, Make, 
8 403 300 8 440 30  McLellan-Lanos. Dyn. 
8 414 70 3 570 25 Sion -G. E. C. 
8414 135 3 570 25 Sissons-G.E.C. 
8414 150 3 570 25 Sissons-G.E.C. 
A.C. STEAM TURBINES. 
Ref. No. EW., Phase. Volts. Cycles, Make. 
8430 1500 3 230 234 Parsons. 
S 452 100(2 of) 3 410 50 B.T.H. 
8 80 800 2 2000 50  Parsons-E.C.C. 


8 645 2000 „ 3 6600 50 — Willans-Dick, Kerr. 
8697 1500 3 3000 50 — Brush-Parsons. 


PLANT List (STEAM SETS, MOTORS, &c.) SENT UPON REQUEST. 
BRITISH CENTRAL ELEOTRICAL OO., LTD., 
6 and 8, Rosebery Avenue, London, EB. O. 1. 
Telephone Numbers: Holborn 5848, 5819 and 5850. 4059 


NEW MOTORS. DELIVERY FROM STOCK AT MAKERS' PRICES. 


SINGLE-PHASE, 50 Pariops, 100/200 Vo ts. 


THREE {-н.р. Century, 1,460 в.Р.М., two 1-Ы.Р. Century, 
1.460 R.P.M., seven l-H.P. Brook, 1,440 B.P.M., two 1-H-P. 
Brook, 940 в.Р.М., seven 14-m.P. Brook, 1,440 R. P. M., two 14- 
н.р. Brook, 940 R.P.M., one 2-H. P. Brook, 040 R. P. M., one 8-H. p. 
Brook, 1,440 R.P.M., one 9-Н.Р. Brook, 940 R.P.M., two 4-H.r. 
Brook, 1,440 R. P. M. 


ТНАЕЕ-РМАВЕ, 50 Paniops, 400 / 440 Vorrs. 


Two 1-H. p. Parkinson, 1,440 R.P.M., three 2-H. P. Parkinson, 
1.440 R. Pp. M., two 8-H.P. Parkinson, 1,440 R. p. M., four 3-H. p. 
Parkinson, 940 R. p. ., one 6-H. P. Parkinson, 1,440 R.P.M., one 
b-H.P. Parkinson, 940 R. P. MM., four 7-H. P. Parkinson, 1,440 
R. p. M., two 7-H. p. Parkinson, 040 R. P. M., one 10-н.р. Parkin- 
son, 1,500 R. P. M., two 10-H. p. Parkinson, 750 R. p. M., one 12. 
н.р. Parkinson, 1,440 R. P. ., four 1H. p. Parkinson, 940 R. p. M., 
one 14H. . Parkinson, 720 R. p. M., one 14-H.P. Parkinson, S. R., 
710 R. P. M.. one -H. P. E. C. C., S. R., 950 R. p. M., one 6-B. p. 
Brook, 1.400 R. P. M. 

Direct Current, 600 Vors. 


One 6-H. r. E. O. C., 1.000 R. P. M., three 71 H.P., Siemens 
1.30 R. P. M., one 8-m.P. Crompton, 870 R. Pp. M., one 15-H.?. 
E. C. C., 1,0600 R. P. M. 

SECOND-HAND MOTORS IN STOCK. 
SINGLE-PHASE, 50 PERIODS, 100/200 VOLTS. 
One 1-fl. p., 940 n.P.M., one 3-B.P., 1,490 R. P. M. 
THREE-PHASR, 50 PERIODS, 440 VoLTS. 

One 10-н.Р., 1,440 u. P. M. 

Direct Corrent, 100/110 Vorrs. 

One TB. P., 1.560 R. p. M., one 4-H.P., 550 R. P. ki. 

Direct Current, 500 VoLTS. 
One 9-B.P., 1,900 R. p. M. 


Мірилхо Dynamo Oo., LTD., 64, Belgrave Gate, Leicester. 
1194 
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FOR SALE.—Continued. 


MYLAN & SMITH (Engineers), Ltd. 
SHEFFIELD. 


ELECTRIC MOTORS. Only best makes. Many new, all 
thoroughly overhauled and tested before despatch. | 


Two-rHASE, 50 PERIODS, 200 Vorrs. 


One 1-H.P., 1,400 n.P.M., squirrel cage. 

One 2-H.P., 690 k. P. M., slip-ring, totally enclosed, crane rated. 
One 5-н.р., 960 n P.M., squirrel cage. 

Two 10-н.р., 1,440 R. P. M., squirrel cage. 

One 11-н.р., 900 R. P. II., slip-ring. 

One -H. Pp., 900 R. P. M., slip-ring. 

One 50-н.р., 960 R. P. M., slip-ring. 

Two 50-H. P., 940 R. P. M., slip-ring. 


TukkT-PUASE, 25 PERIODS, 400 / 440 Vols. ; 


Twelve 71-H. P., 1,440 R. P. M., squirrel cage, each with pulley 
and auto release drum starter. 


TunrE-PHASE, 50 Perions, 400/440 Vo tts. 


Four $-н.Р., 1,400 R. P. M., squirrel cage. 

Sixteen 24 to 60-H.r., 1,400, 960, or 720 R.P.M., squirrel cage 
Motors. 

Twelve 5 to 50-U. P., 1,400, 900. 720, or 480 R. P. M., slip-ring. 
Motors. 


Direct Current, 220/240 Уот. 


One 3-н.р., 740 n. p. Mi., enclosed ventilated, compound with 
rails, pulley and control panel. 

One 5-H. P., 500 R. P. M., enclosed ventilated, shunt, control 
panel, with contact or breaker. 

One 5-B.P., 700 R. P. M., totally enclosed compound, with drum 
controller and main switch. 

Also various protected and enclosed Motors from 4-H.P., to 
30-н.р., all 220 volts, various speeds. 


Dixect Current, 440 AND 500 VOLTS. 


Twenty-six 2-H.P. to 3à-H.P., protected and enclosed, shunt 
wound, various speeds. 

One 200-H.P., 500 R. P. M., compound wound Motor, open pro- 
tected type, with three bearings and slide rails. 


CRANE RATED MOTORS, ALL SERIES WOUND INTERPOLE, TOTALLY 
ENCLOSED. 


One 15-н.р., 540 R. P. M., 220 volts. 

Six 30-н.р., 610 n.P.M., 220 volts. 

Three 50-H.r., 630 R. P. M., 220 volts. 

Four -H. p., 510 R. P. M., 440 volts. 

Direct CURRENT GENERATORS OR MOTORS. 

One 235-Kw. (300-н.р.), 300 R. . M., 230/240 volts, shunt 
wound, engine type Generator or Motor, with outboard bear- 
ing. shaft and half coupling. 

One 300-KW. (450-H. P.). 300 R. P. M., 440 volt, compound 
wound, engine type Generator or Motor, with outboard bear- 
ing, shaft and half coupling. 

MYLAN & SMITH (ENGINEERS), LTD., 10, East Parade, Shef- 
field. Also at 10, Park Row, Nottingham. 

'Phone: 760 Central, Sheffield. 

Grams: '"' Topical," Sheffield. 9419 


FOR SALE. 


D.C. MOTORS. Equal to new. Just purchased while running. 
All bargains. 
440 VoLts. VARYING SPEEDS. 
Three 15-н.р. Phoenix. 
134-H.P. Siemens. 
1-н.р. A. S. E. A. 


10-H. P. Siemens. 


70-H. P. Aston. 
40-H.P. Siemens. 
90-H.P. Crompton. 
30-H.P. Phoenix. 
20-H.P. Crompton. Three 5-H.P. Veritys. 
5-н.р. Vickers. 


5-H. P. B.T.H. 


20-H.P. «Phoenix. 
164-н.р. Vickers. 


CHARLES PURDEN, LTD., Lancaster Street, Birmingham. 


~ FOR SALE. 


MOTOR GENERATOR, consisting of two b0-H.P. slip ring 
Motors, by A. E. G., 2,150 volts, 50 periods, 3-phase, 575 R. P. M., 
direct coupled to v.c., 6-pole Crompton Generator, 600/550 
volta, 136 amps. 

Motor Generator consisting of 100-н.р. Мог'-у, 3-phase, slip 
ring Motor, 2,000 volts. 50 periods, 975 R. P. M., direct coupled 
io D. C., -pole Morley Generator, 500/550 volts, 140 amps. 

All machines are self contained, and will be sold as separate 
Motors and Generators if required. 


Won ENGINEERING Oo., Swansea. 2449 
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FOR SALE.—Continuea. 


SPECIAL OFFER AT REDUCED PRICES. 
NEW D.C. MOTORS. 


All shunt wound, except Oromptons, which are all shunt interpole, 
and Siemens 20 H.P. and upwards are shunt interpole, and Higgs 
are shunt interpole. 


Prices include slide rails and pulleys in every case. 


Make. No. in stock. H.P, Volte. Speed. Price. 
G. E. WO. . 1 200/240 1000 £26 
Do. ine wu. 20 2 Do. 1050 £33 
Do. iss 105 4 8 Do. 1250 £52 
Do. bis i 3 1 Do. 1350 £28 
Do. er бё 1 1 400/480 1000 £33 
Do. - З 2 2 Do. 1250 £35 
Do. В ; 1 74 440/480 1400 £80 
Siemens... өг» 9 4 220 1070 £66 
Do. 80 РЕ 2 4 440 1070 £70 
Do. s dé 3 5 220 1400 £70 
Do. eco ә 4 5 440 1400 £70 
Do. — T? 2 4 220 770 £82 
Do. А TA 6 Б 220 1000 272 
Do. — ese 5 5 440 1000 £81 
Do. 505 "A 8 74 480 1290 £80 
Do. TT 3 74 220 1320 £86 
Do. eee 1 10 500 870 £120 
Do. Kn 4 10 440/480 1165 4100 
Do. 90 ° 6 10 440 870 #125 
Do, ies ' 3 134 220 1150 £127 
Do. өөө e 2 134 440 1150 £120 
Ро. vé - 8 15 220 900 4154 
Do. өөө eee 2 15 440 900 3154 
Do. EXE HS 2 20 220 820 £181 
Do. 8 5 2 20 440 820 8175 
Ро. ёге ^ 1 25 220 810 4210 
Do. * és 1 25 440 810 £200 
Ро. E 666 1 30 220 750 3240 
Do. зә i 1 80 440 750 £240 
Do. v ММА 2 40 440 740 £281 
Do. a «es 1 54 440 710 24332 
Do. ids "s 1 50 440 510 £382 
Veritys ... is 5 3 200/250 1200 £46 
Do. ess tee 1 30 440 850 2200 
Met.-Vickers «ә 1 10 480 1000 4105 
Го. ese abs 2 74 460/480 910 £93 
Do. cee өөө a. 74 480 1250 £80 
Do. 88 sae 1 161 440 1180 £150 
B. T. H. Co., Ltd.. 1 1 100/110 1300 2286 
Do. 600 её 2 Б 200/250 1200 #65 
Ро. © ves 8 10 480 1100 #102 
Do. ДЕА ó 1 124 480 1010 2112 
Го. es өө 2 10 500 1140 4100 
Ро. eee ove 2 15 500 1035 £132 
Do. ove T 2 20 500 925 £162 
Cromptons... e 10 1 220 1600 420 
Do. eee eee 1 15 480 1000 4125 
По. вә өөө 2 Б 220 1150 £60 
Do. өөө - 2 124 480 1250 £100 
Го. eet 3 10 480 1000 £100 
Newtons bs 1 6 440 1200 £64 
Do. А өөө 2 74 480 1150 &68 
Го. ess — 2 12 480 1100 £90 
Swedish Electric ... 2 4 440 1150 £50 


Nore.—Practically all of the above motors at 220 volts are 
suitable for use en 200/250 volts, and at 440 volts are suitable for 
use on 400/480 volta, 


BERNARD MEGGITT, Engineer, Mansfield. Tel., 224. 2809 


OLDFIELD ENGINEERING CO., LTD. 
Hampson Street, Salford. 


Telegrams: ‘‘ Stalwart, Manchester.” 


D.C. 
ONE Peebles Generator, 50-KW., 460 volts, 650 R. P. M., com- 
pound, interpole. ' 

One Orompton Dynamo, 29-kw., 230 volts, 900 R. P. M., shunt, 
interpole. 

One Mersey Motor, 95-B.H.P., 460 volts, 820 R. P. M., shunt, 
semi-enclosed, interpole, pulley, rails, starter, switch, &c. 

One E.C.O. Motor, 8-в.н.р., 400 volts, 1,000 R. P. M., shunt, 
semi-enclosed, interpole, starter. 

One Verity Motor, 3-в.н.р., 220 volts, 1,300 R. P. u., shunt, 
totally enclosed, starter, switch, and fuse. 

Three new Siemens Motors, 1-B.H.P., 100 volts, 1,410 R. P. u., 
shunt, protected type, pulleys, rails, switches. 

A.C. 

One British Schukert Generator, 144 amps., 1,100 volts, 
1,000 R. p. M., 50 cycles, single-phase. 

One Sandycroft Cascade Motor, 12-B. H. p., 220 volts, 3-phase, 
50 cycles, 480 R.P.M., new, with liquid starter. 

Two Ingleby Motors, 3-B.H.P., 400 volte, 3-phase, 50 cycles, 
790 R.P.M., squirrel cage, pipe ventilated, pulleys, rails, Т.Р. 
switches. ‚ 

Inquiries pano el invited. All tested (in customer's 

, amd despatched 


prece, > in first-class 


FOR SALE.—Continued. 


ELECTRICAL PLANT FOR SALE. 


Government Surplus. 


DIRECT CURRENT Мотовв, 220/250 VOLTS. 


Опе 5 H.P. 550 R. P. M. Shunt 255 
Two 71 „ ä 770/1400 ý " 110 
Two 10 „ 325/975 „ S 128 
Опе 30 4 900 »: » 90 
One 10 , 600 „ А 96 
Опе 18 . 1000 и i, .94 
One 12 , 750 „ ^ 138 
Two 15 >. 600 A" * 124 
Four 15 „ 300/900 ü 1 160 
One 15 „ 880 a ^4 128 
One 16 „ 400/1200 в M 160 
One 17 „ 500/500 “ Ж 150 
Опе 20: is 1170 s 1 125 
One 20 „ 900 „ : 130 
Four 20 ,, 825/975 * М 210 
Two 30 , 600 M » 180 
Two 30 „ 300/900 + Е 240 
Two 30 „ 250/750 А а 255 
Two 35 „ 350 а а 180 
Two 40 „ 450 „ 2 260 
Two 50 , 450 „ e 315 
Three 75 „ 400 „ Compound 445 
One 80 „ 600 ә Shunt 890 
Two 200 485 = Compound 620 


Most of above have Brookhirst Pillars, 


DIRECT CURRENT Morors, 400/500 VOLTS. 


One b H.P. 600 R.P.M. Series £78 
One 10 „ 600 „ a 130 
Three 10 ,, 800 „ ti 95 
One 10 ,, 750 „ : 128 
Four 12 , 800/900 „ + 136 
One 123 „ 500/1000 „ " 188 
One 15 „ 350/1050 „ Compound 160 
Three 20 „ 900 „ ‘i 124 
Six * 600 „ Shunt 180 
Six 40 „ 550 „ ы 245 
Опе БО» 650 „ n 260 
Six 55 „ 500 „ i 291 
One 150 ,, 370 „ s 650 


THREE-PHASE Мотонз, 350/550 VoLTS, 50 CYCLES. 


Four 5 H. P., 710 R. F. M. Squirrel £60 
One 10° 4 940 „ > §Slip-ring 108 
Two 80 „ 710 „ " 170 
Four 25 „ 575 „ а 165 
Опе 90 y 130: u 2 190 
One 80. 4. 960 „ 1 170 
One S0: „ 1440 „ M 155 
Two 40 ,, 720 „ Squirrel 215 
Two 50 „ 960 „ Slip-ring 290 
Six 15. “ju 480 „ Л à; 415 
Four 80 , 575b 5 e 360 
One 145 ,, 290 „ ^ 940 
Two 150 „ 485 „ м 850 
One 220 ,, 364 „ » 1080 


THREE-PHASE MoTons, 400/440 VoLTS, 25 CYCLES. : 


Fourteen 25 H.P. 710 R.P.M. Slipring £210 
Two 50 ,, 485 „ Squirrel 220 
Ten 60 „ 485 „ Slip-ring 360 
Two 15675 485 „ Squirrel 240 
One 80 „ 485 „ Slip-ring 395 
One 160 „ 720 „ Ж 590 
Two 200 ,, 485 „ н 730 
Опе 220 ,, 210 „ ^ 1050 


All machines complete with control gear. 


THE PH(ENIX ELECTRICAL CO, LTD, 
82/36, Broomielaw, Glasgow. 3976 


FOR SALE OR HIRE. 


NEW AND SECOND-HAND D.C. MOTORS. 
}-H.P., {-Н.Р., $-Н.Р., 1$-Н.Р., 100/110 volt, speeds 1,000/1,700. 
1-н.р., 9-H.P., б-Н.Р., 7%-Н.Р., 10-н.р., 200/240 volt, speeds 
700/1,400. 
9-H.P., 5-H.P., 74-H.P., 10-н.р., 20-н.р., 25-н.р., 400/440 volt, 
speeds 700/1,400. 
The above are mostly by Siemens and Crompton. 


A.C. MOTORS. 
II- R. r., 10-H. ., 15-н.Р., 25-H.P., 3-phase, 415 velts, 50 period, 
950 R. P. M., slip ring, with automatic starters. Brooks make. 
8-н.Р.‚ 220 volt, single-phase, 50 cycles, slip ring, 1,400 
в.Р.М., Crypto make. 
83-Kw., volt, Siemens, 920 R. p. M., with regulater, v. o. 


= UM & Onus, Ітр., IB, Penton Pisses, King’s Cross, 
Заново : 2550 Ness. 9195 


+ 2 зм ß» 2 
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HUDSON'S ELECTRICAL ENGINEERING CO., LTD. 
7 and 8, Prudential Buildinge, Park Row, Leeds. 


"Phone: 


Telegrams : 
22792 " Alternate " and Boag Leeds. 


SINGLE PHASE, SQUIRREL Олав Morons IN STOOK. 
Quantity H.P. Volts Өр Periode 


1 25 400 50 
1 bi 400 960 60 Slip-rin 
1 3 200 960 50 | 
2 1 200 960 50 

1 2 230 960 50 

1 2 110 960 50 

1 3 100 960 50 

1 là 106 1300 90 

1 1 105 1900 90 
1 6 220 1400 60 Slip-ring 
1 5 200 1400 50 

1 9 200 1400 50 

1 20 400 1400 50 

1 12 400 1400 50 

1 5 110 1400 50 

1 1 100 1400 50 


Oomplete Pulley Rails and Starters. 


Turga PHASE, SQUIRREL Олев MOTORS IN STOCK. 
Quantity н.р. Volts Брес Periods 


3 là 40 
1 % 440 1440 
4 % 440 1440 
4 % 440 960 
1 8 440 960 
1 lè 440 900 
1 4 440 960 
1 4j 440 — 900 
8 11 400 90 
1 11 400 90 
1 19 40 1400 
1 4 400 1400 
2 % 3486 1440 
1 а 346 1440 
1 6. 846 1440 
1 8 846 960 
1 8 346 960 
1 з 100 90 
1 0 20 900 
1 € 20 1400 
1 11 415 1400 
1 1 220/880 1400 


Blip-ring 
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Complete Pulley Rails and Starters. 
Two PHASB, Squires, Олен Morons IN STOOK. 


Quantity ир. Volts 
: 80 


F^ à» CO i». DD = bD ы 
№ 
ae 


Speed Periode 
960 50 Slip-ring 
960 50 

1400 50 

1400 50 

1400 50 

1400 50 

1400 50 

1400 50 

1200 60 


All complete Pulley Rails and Starter. 
D.C. MOTORS Іх Brock. 


Quantity Н.Р. Volts Speed Remarks 

3 16.5 xw. 100/110 2000 Compound Interpoles 
4 5 230 120 Shunt Interpoles 

1 15 460/500 750 Compound Interpoles 
1 15 500 890 Shunt Interpoles 

3 40 460/500 1000 Shunt Interpoles 

1 1.1 xw. 110 1400 Shunt Interpoles 

1 290 700 Compound Interpoles 
1 à 290) 700 Shunt Wound 

4 5 480 1250 Shunt Interpoles 

10 2 200/240 1350 Six-pole Shunt 

10 11 200/240 1350 Six-pole Shunt 

5 1 200/240 750 Six-pole Shunt 

10 22 200/240 - 750 Six-pole Shunt 

10 34 200/240 1080 Six-pole Shunt 

10 44 200/940 1380 Six-pole Shunt 

Complete Pulley Rails and Starters. 
Маз. 


We can give 14 days’ delive 


ventilated, mounted on ball 


ry in dozen lots of the following 
special line of new Motors, all shunt wound, 6-pole, enclosed 
bearings. 


Stock windings for 100/130 volts :— 
21-H.P., at 675 revs. 
3-H.P., at 920 revs. 
41-H.P., at 1,380 revs. 


Stock windings for 900/940 volts :— 
21-н.Р., at 750 revs. 


34-и .Р., at 1,080 revs. 
4+-H.P., at 1,880 reva. 


]-H.P., at 675 revs. 
li-H.P., at 1,020 revs. 
21-H.P., at 1,500 revs, 


l-m.P., at 750 revs. 
14-н.Р., at 1.020 revs. 
2-u.P., at 1,350 revs. 


— 


— = 


( Contraued at top of newt ocium.) 


FOR SALE.— Continued. 


(Continued from previous Column.) 


Tenders wanted for the following steam generating sets, 
which will be loaded free on rail to buyer :— 

One 200-kw. Brush Engineering Co., 500 volte, 190 1Ь., steam, 
250 revs., 6-pole, compound wound Generator. 

One 60-xw. Generating Bet, Reavel Newton patent, com- 
pound engine, 120 lb. steam, Generator 60 KW., volts. 

The above new Motors are what we have continually in 
progress of manufacture, and same are sold as fast as com- 
pleted. 

An assortment of second-hand Dynamos and Motors always 


in З 
Upwards of 290,000 worth always in hand. 


ENGINB 


600-r.m.P. Willans patent triple expansion Engine, totally 
enclosed type, 160/ lb. steam, equal to new. Would make 
ideal engine for mill or works drive. £360. 


ALL GUARANTBBD ONB YEAR. 9830 


MACHINERY FOR SALE. 


TURBO GENERATORS, А.О. * 

ONE 2,000-kw. Westinghouse, 3,300 volt, 50-period, 8-phase, 
new 1915, with surface condensing plant complete. 

One 1,000-kw. Willans-Parsons E.O.C., 6,600 or 3,300-volt, 
50-регіоа, 3-phase, with surface condensing plant complete. 

Two 1,000-kw. Westinghouse, 3,300 volt, 50-period, 3-phase, 
with surface condenser complete. 

Two 750-Kw. 595 volt, 50-period, 8-phase, makers A.E.G. 
Co., with two surface condensers. 

Two 100-Kw., 440 volts, 50 period, 3-рһаве, B.T.H. 

Switchboard (brand new) for 460/550 volts, 50 period, 3- 
phase, by B.T.H. Co., 33 ft. long, all complete with latest 
type instruments; cost £1,800; all packed in 21 cases ready 
for despatch. Price £950 f.o.r. 


GENERATING SETS, D.C. 


One 300-kw. Paxman E. C. C., 460/580 volts. 

One 300-kw. Belliss Dick-Kerr, 440/500 volts. 

One 250-K w. Belliss-Silvertown, 440/500 volts. 

One 150-K w. Belliss Fowler, 440/550 volts. 

А Four 150-kw. Belliss Houston, 220 volt, with surface еов- 
епвег. 

One 500-kw., 220 volt, low-pressure Turbine for running on 
exhaust from the above four 150-kw. sets, complete with the 
Blanc multiple jet condenser, also switchboard, piping, con- 
nections and spares. Will sell as a complete plant or 
separately. : 

Two I-Kw., 110-volt Robey-Electromotors, Ltd. 


Morons, 440 VoLT D.C. AND А.С. 


One 300-KW., compound wound, Westinghouse Motor or 
Generator, fitted with three bearings and 50 in. diam. rope 
pulley, speed 360 revs. | 

One 80-н.г., 440 volt, 50 period, 3-phase, enclosed ventilated, 
squirrel cage, by Crompton, 710 revs., complete with slide 
rails, pulley, oil-immersed auto starter. 

One 50-н.р., D.C. Dick Kerr, 750 revs., with roller bearings. 

One 40-H.P. Laurence-Scott, three-bearing Shunt Machines, 
with Igranic Pillar starter, 390 revs. 

Six 40-H.P. J. P. Hall, equal to new, 550 revs. 

One 25-н.р., by B.T.H., brand new, totally enclosed, 50 
period, 3-phase, 585 геув. 

Five 12-8. H.P. Ventilated shunt interpole, variable speed 
Motors, by Lancashire Dynamo Co., 300/900 revs., with B type 
oil-immersed Starters, by Brookhirst. 

One 2-B.P., 50 period, 3-phase, by Canning, 1,300 revs. 


Motors, 200/220 Уот, p.c. 


One 40-н.р. J. P. Hall, 660 revs., with three bearings. 

One 48-kw. Generator or Motor, 550 revs.. by J. P. Hall, 
fitted with three bearings. 

Two 20-н.р., B.T.H., 780 revs. 

Two 8-H.P. Mawdsley, 1,600 revs., with starter and slide rails. 

Two 10 and one 12-H.r., Clarke Chapman, massive bi-polar, 
totally enclosed machines, suitable for working in a dusty 
&tmosphere. speed 750/800 revs., with starter and rails. 

One 3-H.P., by Union Co., 1,300 revs. 

One 1-н.р., by Union Co., 1,400 revs. 

One 1-н.р., McClure & Whitfield, 1,300 revs. 


Morons, 110 Vorr, p.c. 


Two 2-H.P., D.c., Verity, totally enclosed. 1.400 revs. 

All the above are ready for immediate despatch, and they 
are all complete with starters, and in most cases slide rails. 

Two A.E.G. Electric Welding Sets, 70 volts, 1,000 amps., 
800 revs., equal to new. 

One Electric Drilling Machine of Westminster Tool & Elec- 
tric Co., 240 volts p. C., with 17 drills, 15/64 in. to 4 in. diam. 

Three New Aron Clock Meters, 600 amps., 500 volts. 


Frang GILMAN, 9, Westfield Road, Birmingham. 


Telephone: 1081 Bdgbaston. Telegrams : inr 


girem. 


December 81, 1920.] 


FOR SALE.—Continued. 


NEW MOTORS AND GEARS, 


А.С. MOTORS. 
1, 2, 8, 4, 5, 7, 10, 12, and 15-н.р., squirrel cage. 
12, 15, 18, 20, 25, 30, 40, 50, 60 .80. and 130-н.р. slip ring. 
ANA and three-phase, 220, 440, and 500 v., 25, 40, and 50 
cycles. 


&c., IN STOCK. 


D.C. MOTORS. 

.5, 1, 2, 3, 5, 7, 9, 10, 12, 15, 18, 20. 25. 30. 40. 50. and 60-н.р. 
200 to 550 volts. 

АП the above are complete with pulley slide rails, control 
and starting gear, air and oil cooled, with and without 
automatic features. 

106 5 to 15-н.р. Star Delta, plain and with two overloads 
and one no-volt releases. 

'49 D.C. Starters, 2-H.P. to 40-H.P., double automatic. 

165 D.P. Switch and Fuses, H.O. pattern, 10 to 75 amps. 

Four 280 amp. Oil Circuit Т.Р. Breakers, two overloads, 
and one no-volt release. 


Bix Airbreak ditto, 15-50 amp. 
CABLE. 
CaB-TIRE SHEATHED, ASSOCIATION GRADE, 600 MEGH. 

5,000 yards 1/18, 3/22, 3/90, 7/22, 7/20 twin. 

100 yards 37/14, 83 yards 19/16, 62 yards 61/19/26 flexible. 

30 yards 37/19, 128 yards 19/17. 
V.I.R. CABLES, ASSOCIATION AND NON-ASSOCIATION, 600 MEGH. 

17,000 yards 1/18, 3/22, 3/20, 7/22, 7/18, 7/20, 7/16, 19/16, 
and 19/14. 

1,000 yards 37/16, 37/14, 37/12. 


All the above materials are in stock for immediate delivery. 
The reason of our advert.: We wish to solicit your kind 
attention. You may require what we wish to send you. 
Wire, telephone, or write us please. We shall move quickly. 


Write: THe MECHANICAL & ELECTRICAL ENGINEERING Co., 
Robust Works, Bradford Street, Walsall. 

Telegrams: '' Robust, Walsall." Telephone: 512 Walsall. 

. 895 


FOR SALE. 


DIRECT CURRENT ELECTRIC MOTORS. 


No. Н.Р. Volts R.P.M. Maker 
3 12 210 1,400 B.T.H. 
1 10 100 825 Mawdsleys. 
1 b 200 2,420 BTH. 
1 44 110 1,430 City Electrical 
x 21 220 550 Crompton. 
1 2 220 1,180 Crompton. 
1 2 220 1,400 Mawdsleys. 


One new 34-Kw. Generator, by City Electrical Co., 110 volts, 
D.C., 32 amps., 1,430 R.P.M., with Switchboard. 


One 2-K w. Petrol-driven Generator, set by Keighley Gas and 
Oil Engine Co., 105 volts, 20 amps., 750 R.P.M. 


One 55-B.H.P. Crossley Gas Engine, No. 78,102, with Suction 
Plant for burning wood refuse. Can be seen running. 


STANLEY ENGINEERING Co., Bath. 3872 
FOR SALE. 
Generating Sets which can be arranged to run on 
petro’, paraffin or gas. 
No. in Btock. Make. "2 s Outpu*. 
1 F.W. 50 volts, 10 amps. 
6 Austin HO Cs. "AN A 
2 T LIO «, £l gs 
1 ” 80 ” 100 ” 
1 Parsons 110/120 „ 8 5 
1 F. W. 100 „ 100 ” 
1 Barlaw 100 „ 100. „ 
1 John-Vickers 60 4, 50 „ 
1 450-gallon Oil Fuel Tank, $ plate, rivetted complete 
with manhole, cock, &c. 
Sets up to 50 KW. in stock 
Write for further particulars, to — 
FYFE, WILSON & CO,, 31, Budge Row, E.C. 4. 1063 
FOR SALE. 


MOTOR GENERATOR, E.C.C., Motor 500 volts, output 250 
amps., 10 volts, enclosed switchgear. 

Dynamo, Siemens, 5-KW., 1,450 R. p. M., 110 volts. 

Motors (2), Crompton, 410 volts, 1,150 R. P. M., with pulley, 


&c. : 
Motor, Phoenix, 20 H. p., 220 volts, 1,170 R.P.M., with switch- 


gear. | 

Motor, Mawdsley, 18 H.P., 220 volts, 920 в.р.м., new condi- 
tion. = 

Motor, Mawdsley, 21 H.P., 800 R.P.M., 440 volts, new con- 
dition. | 

Fyre, WiLsoN & Co., 31, Budge Row, Е.С. 4. 108 
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FOR SALE. Continued. 
ааа“ ЖАКА. 


STARTLING OFFER. 


NEW ELECTRIC LAMPS, ETC. 


Osram or Mazda makes, ordinary Bayonet 
Cap, metal Filament. 5095 
53,000 Lamps 110 Volts 20 Watts. off List. 
7,000 » 120 » 20 » 
Osram make with Edison Screw Cap Metal | 
Filament. 
9,843 Lamps 220 Volts 20 Watts. | 
404 „ 220 „ © = 60% 
380 „ 220 „ 100 А 
5,833 „ 110 3 20 „ off List. 
5,650 „ 10 = à) 2. 
1900 „ 125 „ Фу к. | 
350 „ 118 60 „ J 
Mazda make, Gas Filled, Half-Watt Type. 
4,000 Lamps 110 Volts 100 Watts. 42195 
100 „ 125 „ 200 „ off List. 
8 .. 120 „ 500 „ 


Datch make, ordinary Bayonet Cap, Metal Filament. 
1,000 Lamps 115 Volts 25 C.P. 18. each. 


Special quotations for large quantities or export; over 30,000 
sold last week. 


Also 200 miles of 3/22 Rubber Insulated, Doubly Taped. 
630 Megohm Cable, Henley's and Callender's make, at £13 
per mile. 
On drums 880 yds. Black, or 440 yds. each Red and Black. 
5,000 best quality Key Switch Holders, C.G., at 26s. doz, 
5,000 English Porcelain 2 pin, 5 amp. Wall Plugs, at 20s. doz. 
150,000 pairs 4, 3/16, 4 Double Grove English Porcelain 
Cleats, 78. gross pair. 
2.000 Ornamental Pines, 2s. 9d. each, cost double. 
- All the above are guaranteed new as from the makers, and 
ready for immediate delivery, f.o.r. or London limits. 
Epwarpes Bros., Head Depot 20, Blackfriars Road, London, 
S.E. 1. ' | 
Several Branches. Established 1890. 


'Phone: Hop 2115, 426 


———————— —————— —————— ———— a 


FOR SALE. 


FOR SALE, 50-n.r., 440 volt, 3-phase, 40 cycle Bruce Peebles 
Motors, 760 revs., with Ellison Starters. 
Plating Dynamo, 6 volts, 340 amps., by Scott & Mountain. 
3-kw. Crompton Converter, 460/60 volts. | 
15 and 2H. p., 990 volt, p.c. Motors, with Brook Hirst 
Starting Panels. 
100/190 volt, 110 amps., shunt wound bi-polar Dynamo, 
with ring oiled bearings. 


DRUMMON D & Co., Middlesbrough. 321 
pDa-——c TA ——————————— À— 


FOR SALE. 


GAEDE Pumps. ‚ 
SEVEN for disposal, also one or two with a few parts missing. 
Would sell singly or an offer for the lot would be considered. 
GERYK PUMPS. 

(Fleuss's Patents). Five for disposal, suitable for backing 
Gaede Pumps advertised above. In very good condition. 
Diameter of cylinder 2 in., stroke 4 in. 

Apply for Particulars to 8868, ELECTRICAL REVIEW, 4, Lud- 
gate Hill, London, E.C. 4. 


BELLISS SETS FOR SALE. 


Belliss- Westinghouse, compound wound, 


ONE only, 140-kw. 
Control panel 


950 volts, 400 revs., 130 lb. working pressure. 
available. In very good order. 

One only, 50-kw. Belliss-Morcom, shunt wound, 110/125 
volts, 575 revs. Engine compound condensing. 

Above sets sold separately if required. Close prices for 
prompt sale. 

4061, ELECTRICAL Review, 4, Ludgate Hill, London, Е.С. 4. 
C — ——— —Z—ä(—— 


BRAND NEW ELECTRIC TANGYE PUMPS. 


THREE only Sets Electric Tangye Pumps, capacity each 
20, 000 gallons of water per hour against a total head of 
120 ft., complete with 5-H. P., 500 volt, D.Q. Motors, and full 
controlling gear. Location London. Immediately available. 
Sold singly, or special price for the three. | 
Britiso CENTRAL ExectricaL Co., Lro., 6 and 8, Rosebery 
Avenue, E.C.1. . | 
Telephone Numbers: Hofborn 5848, 5849, and 5850. 4060 
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FOR SALE.— Continued. 


FOR SALE. 


DIESEL ENGINES, six cylinder, two and four stroke, 850, 
1,000, 1,200 H.P., excellent condition Dynamos for above 250 
or 500 volts b.c. Immediate delivery and low price. 

Also two 500-K W. Parsons Turbine Sets, 250 or 500 volts, 
D.c., with Condenser and spare armature. 

Electrically-driven Air Compressors, 250 volts, D.c., pres- 
sures 1,500 to 3,000 lb. per sq. in. 


JENNINGS, West Walls, Newcastle-on-Tyne. 


GRANE OR HOIST MOTORS. 


TWO 8-в.н.р. Hall's totally enclosed Motors, 440 volts, D.C., 
940 R.P.M., series wound, with controllers and resistances. 
New condition. 
Вову ELECTRICAL PLANT Co., Lrp., Phoenix Street, Bury. 
'Phone: 676. Grams: Electric, Bury. 3902 


GENERATING SETS. 


DIRECT coupled Steam Generating Sets. 
One 24-H. P., 105 volts, D.C., 535 R. P. M. 
Two 392-н.р., 205 volts, р.с., 500 R. P. M. 


Full particulars from WEsTERN ENGINEERING Co., Swansea. 
1484 


FOR SALE. 


PETROL Generating Set, comprising 40-в.н.р. Petrol Engine 
1,000 R.P.M., coupled to 30-kw., 500 volt, compound woun 
Dynamo; or would dispose of Engine and Dynamo separately. 


8574, ELECTRICAL Revæw, 4, Ludgate Hill, London, Е.О. 4. 


— 


MACHINES always available for Sale or Hire. 
ARMATURES and FIELD COILS 
rewound or repaired without delay. 
MACDONALD, SYER & CO., LTD.. 
295, Gray's Inn Road, W.C.1. 8488 


_— ee ee 


of Motors, &c., for sale and wanted. 
Buy right and sell right. 
Tell us your wants as buyer or seller. 
Absolutely square both ways. 
"Phones: 5173/4 Padd. 171, Edgware Road, W. 2. 


FOR SALE. | 

80-xw. Holmes Generator, 280 volt, 130 amps., 860 B. p. M., 
shunt wound, pulley, slide rails, -shunt regulator. £925, new 
condition, guaranteed ect. 
m 33-xw. new він, „шо. 110 то 1,490 B.P.M., 

-8 amps., compound wound, pulle à 
не ро pulley an unt regulator 

Вмттн BRorHERS, Aylestone Park, Leicester. 23649 


Phone: 
5778 Holborn. 


FOR SALE. 


TWO 50.в.н.р. Westinghouse, 25 period, 400/410 volt, 3-phase. 
squirrel cage Motors, 455 R. b. M., with pulleys and rails, £140 
each. Perfect condition. 


4018, El AcTRICAL Review, 4, Ludgate Hill, London, E.C. 4. 


FOR SALE. 


50 period, 440 volt, 3-phase Motors, B.T.H., 10-н.р., 715 
R. P. M., £88; 6-H. P., 960 k. P. M., 458; 4-H.P., 565 Roo, £55: 
-M. r., 1.410 R. b. A., £33; 1-H. p., 700 R. p. M., 42). All with 
starting gear, in excellent condition. 


4019, Evectrican Review, 4, Ludgate Hill, London, Е.С. 4. 
FOR SALE. 


220 volt, direct current, shunt wound Motors, by Sunderland 
Forge Co., in excellent condition. | 

50-H. P., 450 R.P.M., #195. 25.H.P., 700 R. b. M., £110. 

]5-H.p., 700 R. P. M., £90, 10H. p., 1,000 R. b. M., 478. 

7-H. P., totally enclosed, 1.000 R. b. M., £70. 


4017, Errcrnicat, Review, 4, Ludgate Hill. London. E. C. 4. 
— . АНЫН Rol 


PLANT FOR SALE. 


HOUSE lighting Plant, 2 and 3-kw. outfits, including Engine, 
Dynamo, and Battery Switchboard. Just overhauled. 


GARNET Tren, 133, West Campbell Street, Glasgow. 4048 


3547 
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FOR SALE.— Continued. 


FOR SALE. 


COMPLETE POWER STATION, including Steel Frame 
Building, and comprising :— 

Two 340-Kw., 500 volt, direct current Diesel Sets, by Mirr- 
lees, Bickerton & Day-Crompton, 1918, complete with switch- 
board, electric and petrol motor-driven Compressors, Pumps. 
Overhead Travelling Crane, Spares, &c. 

3661, ELECTRICAL Review, 4, Ludgate Hill, London, E.C. 4. 


 MOTORS.—IMMEDIATE DELIVERY. 


FULL range of p.c. Motors from $-H.P. to 30-H.P. , All standard 
voee in stock. For immediate delivery. 

Full guarantees. Attractive prices. 

ELLIs & Warp, Lrp., Portugal Street, Kingsway, London, 


W.O. 2. 
Telephone: Holborn 595. 978 
BROOK-HIRST MOTOR STARTERS. 


BROOK-HIRST Motor Starters, enclosed, glazed fronts, com- 
plete with no-volt release, trip switch, hand wheel, &c. Brand 
new. 200 volts, 3 н.р. £5 each. 110 volts, 1 н.р. £4 each. 
Immediate delivery. 

Н1ВВРЕТ'8 GARAGE, Grange Street, Wilmslow Road, Rus- 
holme, Manchester. 'Phone: Rusholme 779. 977 


12-VOLT BATTERY DYNAMOS. 


220 watt Lucas or Rotax, Ball bearings, R.A.F. Aero Auto- 
Dynainos, with Cut-out, Junction Box, Switch-box, and Dash- 
lamp. £5 10s. per set. Cash with order. | 


Dixon & Co., 91, Queen Victoria Street, E.C. 4. 4035 


FOR SALE. 


230 volt Boothroyd D.C., 1-н.р., 750 n.P.M., compound wound 
Motor, with half coupling. Quite new. £33. 

Two-cylinder Air Compressors, 2 in. by 4 in., with reduction 
gear on bedplate. £15. 

100 C.I. Pulleys for 3 in. shafting, at half price. 


Dixon & Co., 91, Queen Victoria Street, Е.С. 4036 


PORCELAIN CLEATS (British Manufacture). 


400 gross pairs 2way Cleats, 13 in. long, à in. grooves. 
Quantities only supplied. 108. per gross pairs. (Subject to 
trade discount.) 


‘Write FRANK. KENT & Co., Carlton IlIouse, Regent Street, 
S.W 1. 4023 


FOR SALE. 


PART-WORN Army Trench Portable Telephones, in cases, 
complete, ready for use, at 30s. each. 
Several hundred miles of Army Telephone Cable, D.1 and 
D.2, at £7 per mile, or will accept а low price to clear the lot. 
Send cash with orders to J. CHARKHAM, Government Con- 
tractor, Arthur Street, Aldershot. ‘Telephone 60. 4027 


ELECTRIC LAMPS. 


20.000 Drawn Wire Lamps. High volts 1s, 9d., Low volts 
1. 6d. We also invite inquiries for 4-watt Lamps (gasfilled). 


418, ErgcrRICAL Review, 4, Ludgate Hill, London, Е.С. 4. 


LARGE number of А.С. and D.C. Motors, from 1 to 250 B.P. 
Perfect oondition. Cheap for immediate disposal. Every 
enquiry personally attended to. Layouts of workshops, factories. 
mills. &с.. undertaken. Lifts, cranes, hoists.—Dumbrill, 60, Queen's 
Road, Battersea. S.W. 8. 3928 


RO Lamp Carbons, odd lots at extremely low prices, —Asocog, 
Ltd., 57, Hope Street, Glasgow. 5154 


RAND new Electric High-lift Turbine Pump, by Boving, duty 
560 ft. head, 160 gals. per min., coupled to 3-phase, 50-period, 
410/500-v. motor.—Harry H. Gardam & Co., Ltd., Staines. 3787 


ARBONS, flame arc, for Sale.—Samples from Borough Electrical 
Engineer, St. Peter's Chambers, Stoke-on-Trent. 4025 


EILING Roses, 10s. per dcz. ; sample, post free Is. 3d.—Wil«on 
Kirton, 93, Trafford Road, Eccles, Lancs. 419 


OTTON-Covered Wires.—Tons per week manufactured by the 
Eastoombe Engineering and Trading Co., 35, Eastcombe 
Avenue, Charlton, S. E. 7. Orders and enquiries invited. 382 
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FOR SALE.—Coniinued. 


ROMPTONS 1-H.P. New Motors, with pulleys, 220 volta, 
bd 1600 revs., 420. — Bernard Meggitt, Engineer, Mansfield. 
224. 8031 


ОТОН Gas-filled Lamps (4-watt type), 30/100 watts, high 
voltage and low voltage. Also ordinary trade enquiries 
invited. — London Factors and Agents, Ltd. 38, Parliament 
Street, S. W. 1. 3582 


YNAMOSR, 50 v., 12a, 1000 R. P. M., shunt wound, by the G. E. O., 
£15 each, nearly new. White, 140, Southwark Street. 284 


rewinds.—Normand Electrical Co., Greyhound Road, West 


LECTRIO Motors, best makes, two 50-н.р., second-hand ; 
50-H. P., new.—To view, apply Dairy Supply Co., Ltd., 
Museum Street, London, W.C.1. 410 


LECTRIO Water Heater, exceptionally efficient and successful. 
Over 50,000 in daily use all over the world. Distributors 
wanted.— 397, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


NAMELLED Iron Shades, best quality, English, all sizes and 
large quantitics 35/40, С.С. flex, at low prices. Enquiries 
invited from wholesalers.—Blandford Co., 22, Gray's Inn Road, 
London, W.C. 394 


Е Sale, complete Small Power Station of 200 Kw. capacity, 

500 volts, D.C., and comprising three National gas engines, 
with direct coupled generators, producer plants, switchboard, &o. ; 
plant seven years old. Reason for sale, taking supply from power 
company.—3677, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sale, D.C. C. Wires from 11/10 S. W. G.; T. O. C. Wires from 
5/10 8. W. G.— Prices and further particulars as to quantities 

on application to The Southern Е!есітіс Co., Ltd., 138, Southwark 
Street, S. E. l. 401 


OR Sale, four 25 Н.Р, 350-volt, 50-cvcle, 575 -R. P. M., 3· phase, 
slip- ring motors, complete. £115 each. — The P. œnix 
Electrical Co., Ltd., 32,36, Broomielaw, Glasgow. 4053 


Fon: Medical Coils (all descriptions), bells, switches, toy. 
motors, miniature lampholdera, circular resistances. Send 
tor samples.—Allen & Parkes, 15, Summer Row, Birmingham. 8501 


— = — — = — — Sa l — — — — 


В Bale, Motor- Generator, 20 H. P., 500-volt, D. C. motor coupled 
to 6- volt, 2000- ampere generator, also smaller ditto, 12 H. p., 
500 volta to 6 volts, 1000 amperes.— The Pheonix Electrical Oo., 
Lied., 32/36, Broomielaw, Glasgow. 2346 


— — ————— — bů— — eee — — — жы — M MÀ —- 


OR Sale, nearly new, 800 Kw., 460-volt, D.C. Turbo Set, with 
condenser, &c., complete.—The Phonix Electrical Co., Ltd., 
32/36, Broomielaw, Glasgow. 5678 


ОВ SALE.—New 23-period, 3-phase, 375 R.P.M., Motors, by 

Siemens 500-F. P. and 250-H.P., 5000/5500 volts; 150-В.Р., 

410 volts; all slip-ring, with brush-lifting and short-circuiting 

device, and complete with starting gcar, — 4020, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


Ho Sale or Hire, Motors and Dynamos, 440, 220, 110 volts; 
Electrical Machinery of all kinds. — W. W. Martin, 320, 
Witton Road, Birmingham. Phone: East 883. 1470 


OR Sale, slip ring Motors, 50 period, 3-phase, 440 volta, 


710 R. P. M., E. C. C., with brush-lifting device and starting 


gear; in perfect condition. 6-H. P. pipe-ventilated, £78; 1-H. P., 
totally- enclosed, 2 35.— 3897, ELECT8ICAL REVIEW, 4, Ludgate Hill, 
London. | 


OR Sale, two nearly new 20-H.P., 200-volt, 50-cycle, 2-phase, 
slipring Motors, complete. £130 each. — The Phenix 
Electrical Co., Ltd., 32/36. Broomielaw, Giasgo ж. 4052 


—M ——M— M — 
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OR Sale, two 35-B.H.P., 950 R.P.M , 500- volt, compound-wound, 
interpole Motors, by Phoenix Dynamo Co., £130 each. —3685, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OR Sele, two 100-B.H.P., protected-type, slip-ring Motors, fitted 
with brush-lifting and short-circuiting device, wound for 220 
volta, 50 periods, single-phase, 950 R.P.M., with belt pulley, 21" dia. 
by 18” face, with protectod-type stator starter, and protected-type 
rotor switch and resistunces, oil immersed, and alide rails and 
holding-down bolts.—9538, ELECTRICAL REVIEW, 4, Ludgate Hill, 


FOR SALE.— Continued. 


TOR Sale, 500-volt. p.c. Motors, 35-н.р. brush shunt, inter- 

pole protected, 630 R.P.M., $150 ; 5.H.P., Mavor & Coulson, 
totally enclosed shunt, 1000 R.P.M., £40. — 4047, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


UB 97-K. r., 6-pole, shunt-wound Dynamos, 460/560 volta 
D.O., 130/160 amps., 260 в.р.м., with bare shaft for belt or 
горе agr n be coupled direct to engine.— Western Engineer- 
ing Oo., Swansea. 967 


LUE Pots (2 pint), Belling make, 109/110, 200/220 v. (new) 
complete. 508. each. —Ed wardes Bros., 20, Biackfriars күзү; 
S.E. 1. 


ALLEY 1-kw. Lighting Set. In perfect running order. Only 
been in use two months. Price £110.—Besley, Bailey & Oo., 
Hope Street Lane Works, Cardiff. 3972 


ARGE quantity 1}-in. ciro. Galvanised 6/24 Flex. Steel Wire 
Rope, in 300-ft. lengths, 25s. per length.—3390, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


Lae type 1050-xw. Turbo-Generator (low pressure) and 
Oondensing Plant, 50 periods, 3-phase, 6000 volts. Asyn- 
chronous squirrel-cage Rotor, contraflo condenser, by Richardson 
Westgarth, complete with all accessories, including switchgear ; 
two identical seta available—Harry Н. Gardam & Co., Ltd., 


ISTER-Bruston Automatic Electric Lighting Plant, 6-Kw., 

type Н, 600 в.Р.М., 110 v., complete with 54 cells and switch- 

board. First-class order. Сап be seen running Gloucestershire.— 
3828, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


OTOB Lorries, Motor Vans, Charabanos, Steam Wagons, Cars, 


House, Long Millgate, Manchester. 2908 


OTORS, А.С. and D.C., from stock, 1 Н.Р. to 40 f. r. Good 
prioes.— 3903, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


EW Motors and Starters. Ohea firm on earth. Try us.— 
Cunningham Limited, 171, Edgware Road, W. 2. 640 


EW. — One motor - driven, two-stage Air Compressor, by 
Tilghmna, cylinders 18” diam., capacity about 600 ft. per 
minute, at 120 lbs. pressure; motor, 145 в.н.р., 50 cycles, 3-phase, 
440 volts, 290 revs., complete with switchgear.— Harry Н. Gardam 
and Co., Ltd., Staines. 3235 


s 


О E Alley & MacLellan Steam Generating Set, direct-coupled 

Lancashire Dynamo, 200 KW., 500 volts, 6 poles, 470 R.P.M. ; 
steam pressure 180 1bs.—3386, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


NE Fielding & Platt Gas Engine, 7} B.H.P., 350 revs.—3388, 
ELEOTRICAL REVIEW, 4, Ludgate Hill, London. 


NE Fielding & Platt horizontal, tandem, 2-crank, Gas Engine, 

180 B.H.P., direct-coupled Crompton, 100 KW., 500 volta, D.C., 

180 B.P.M., 6-pole generator; complete with gas plant, air com- 

pressor, &c.; magneto ignition.—3387, ELEOTRICAL REVIEW, 4, 
Ludgate Hill, London. 


NE Suction Producer Plant, by Hopkinson, Huddersfield, com- 
plete, and suitable for 100-H. . gas engine. Western Engin- 
eering Co., Swansea. 968 


NE 70-H.P., 585 R.P.M., and two 40-H.P., 481 R.P.M., A.C. Motors, 

three-phase, 25 cycles, 400/440 volta, totally enclosed, slip-ring 

type. ‘Peebles,’ brand new  maohines,—3389, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


pee Oil Furnaces save money for garages, plambers, 

fitters, tinsmiths, builders, &c. We offer as bargains balance 
of American Army stock, new and perfect, substantial W. I. frame, 
7-pint brass container, well-made lamp, and 7-in. C.I. melting pot 
at half present day selling price, while stock lasts.— Write for 
particulars, Parker, Winder & Acburch, Ltd., Birmingham. 3190 


UANTITY Electric Bulbs for disposal ; carbon filament, open 
terminals. would clear very cheap.—Write, Lewis, 125, Park 
Lane, Stoke Newington, London. 411 
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FOR SALE.— Continued. 


REY? Electric Fire, 4 bar, 230/260 volts, 2 Kw., with 15 feet 
of flexible. Excallent condition, 45s.—Croker, 8, Ashburton 
Road, Southsea. 437 


ALE.—10- B. H. . Motor, D.C., 460 volts, by James Tate, Bradford. 
Slide plate and starter. Guaranteed perfect order, £80. 
Also 1j-B.H.P., Series Wound, 1000 revs., 220 volts, ball bearings. 
Good value, £20. — Spaven & Preston, 53, George Street, 
Bradford. 396 


EVENTEEN 400-volt, р.с., Electric Motors, by best makers, 
from 5 Н.Р. to 40 H.P., complete with starters, slide rails. 
pulleys and connections. Full detailed list on application.— 
Harry H. Gardam & Co., Ltd., Staines. 3785 


о Adamson Lancashire Boilers, 26' х 7' 6, insured for 
120 lbs. working pressure, all fittings, feed pumps, heater, 
., if required. Available at onoe.—Harry H.Gardam & Oo., 

Limited, Staines. i 2733 


Th Liddles Electric Warping Capstans, 23 E. ., 500 volts, 
compound wound, with controllers, &c. Winding diameter, 
24 in.; tension in rope, about 10 tons. Brand new.—3391, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


WO new Austin Lighting Plants, 110 volts, compound wound, 
4˙5-EW. engine, four cylinder, petrol, with switchboard and 
instruments, Portable plant for temporary or permanent work ; 
as used by the Royal Air Foroe. Price £275 each. Immediate 
delivery.— Duff, Morgan & Vermont, Ltd., 48, Dover Street, Picoa- 
dilly, W. 1. Gerrard 1364. 136 


WO only.—}-H.P., 100-volt, p.c. Motor, 1160 R.P.M. New. 
Immediate delivery, £14 each.—W. Н. Beers & Son, Ltd., 
Imperial House, Kingsway, London, W.C.2. 398 


WO 2-throw vertical-geared Plunger Pumps, arranged for belt 
drive or direct coupling, plungers 84” diameter x 10” stroke, 
fitted with friction olutch, kc. Necessary oil engines available for 
driving these if required, — Harry Н. Gardam & Co., Ltd. 
Staines. 3786 


WO 30-B. P., 440-volt, D.c. Motors, slow speed; cheap.— Martin, 
320, Witton Road, Birmingham. 296 


WO 50-Kw. Belliss & Moroom Steam Generating Sets, 110 volts, 
500 amps., modern multipolar machines, valuable spares, full 
details.—Harry H. Gardam & Oo., Ltd., Staines. 2730 


RGENTLY.—Two Electric Capstans for truck haulage ; D.c., 
220 volts ; complete, with control gear.—Jackson, 8, Tenny- 
son Street, Nottingham. 395 


X -RAY Outfit for sale, cost about £600. Price &150.—The 
Phoenix Electrical Co., Ltd., 32—36, Broomielaw, Glasgow. 
3347 


and 2-H.P. new G.E. Co. Motors, 200/240 volts, shunt wound, 
with slide rails and pulleys, 1-G.P. at 1000 revs., £26 ; 2-H.P. at 
1050 revs., 433. This exceptional offer for a short period only. — 
Bernara Meggitt, SARINGAN Mansfield. Те]. 224. 3030 


1: -KW., 120-volt, Genipa Interpol a Generator, 440 revs. 
also 6- -KW., 220- volt, Compound Generator, —Drummond iod 
Co., Middlesbrough. 305 


2 BUNDLES of 50 pieces 8 x 400 mm. yellow flame Excello 
Carbons No, 90, wire cored, For Sale, cheap.—Offers to 
Hubber & Son, South Street, Exeter. 388 


9 25 and 30-H.P., 220-volt, р.с. Motors, almost new, with 
9 Brookhurst panels.—Drummond & Co., Middlesbrough. 307 


— ee — — i аьа 


т руки. 500-volt, and 48-Kw., 220-volt, Compound Generators ; 
{ new condition. — Drummond & Co., Middlesbrough. 306 


об trae Green's Economiser, 160 lbs. pressure. £275. In- 
surance report on request. — Western Engineering Co., 
Swansea. 3815 


1 2 5 ar V. A., 3-phase, 25-cycle, 220/127-v., 750-R.P.M., new 

Alternator, three bearings, exciter, belt pulley, regu- 
lators ; immediate delivery, Paris.— Write to Alex. Lefebvre,“ Кие 
Arsene Houssaye, Paris (8 ). БИБ) 


2 5 Oc: Belliss & Moroom triple-expansion Generating Set, 
G.E.C., Dynamo, 230 volt, D.C.; condensing plant by 
Stott, if required ; latest type; or would separate,—Harry H. 


Gardam & Co., Ltd., Staines. 2725 
2 5 -K W. Rotary Converter for sale, 3 phase, 50 cycles, to 500 

volts D.C. — The Phoenix Electrical Co., Ltd., 32—36, 
Broomielaw, Glasgow. 3346 


FOR SALE.—Continued. 


4, 5O Yards of 37/9 stranded aluminium bare cable.— Western 
Engineering Company, Swansea. 2561 


50055, Belliss & Могоош triple-expansion Generating Set, 

B.T.H. Generator, 220 volta, D.C., ME plant by 
separate.— 
Gardam & Co. Ltd., Staines. 2724 


Oole, Marchant & Morley, suitable for above, or would 
Been, Harry H. 


75 (25 Diesel Plant, composed of four 125- H.P. and one 

250.H.P. Diesel-Petters oil engines, 250 R.P.M., driving 
by belt direct current, 120-volt generators, by E. C. O., with 
all auxiliary apparatus for storing of oil, oooling tanks, spare 
parts, &с., and complete switchboard. Immediate delivery 
France. — Write to Alex. Lefebvre, 9, Rue Arsóne Houssaye, 
Paris (8°). 399 


7 Б O. Belliss & Moroom triple expansion Generating Set, 

Dick Kerr Alternator (direct coupled), 2,200 volts, 60 
periods, single-phase, latest type; condensing plant available if 
uired.—Seen Harry H. Gardam & Co., Ltd.. Staines. 2723 


E. 


BUSINESSES FOR SALE AND WANTED. 


Advertisements are inserted under this heading at 15, 94, per line, 


FULLY EQUIPPED LEASEHOLD FACTORY FOR PRODUCING ELECTRICAL 
ACCESSORIES OR BRASS AND ENGINEERING TRADE. 


THE Works are [Leasehold in centre of Birmingham, 50 years 
unexpired, and equipped with 30-в.н.р. Crossley Gas Engine. 
Machine Shop consisting of Capstan Lathes, Drilling and 
Screw-making machinery. Large Power Press and Hand 
Presses, &c. Polishing and Lacquering Shop, up-to-date Stock 
Rooms, with Grossing Scales, &c. Canteen for Workpeople. 
Good Office accommodation. Post Office Telephones. Electric 
Light throughout. Price for Leasehold, Plant, and Machinery, 
£5,000. Stock at purchaser’s option at valuation. 


Вох E 7278, c/o Erwoop’s Advertising Offices, 30, Fleet 
Street, London, E.C. 4. 4044 


OR Sale, as going concern, business of manufacturers of a 
speciality in oonnection with Aro Lamps and half-watt 
lamps, goodwill, patents, orders on hand and stock for sale, and 
some machinery if required. The speciality has the highest-class 
reputation.—331, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ARTICLES WANTED. 


Advertisements are inserted under this heading at 18. 9d. per line, 


D.C. GENERATOR. 
WANTED, one Compound Wound p.c, Generator, 240 volts, 
500% 750-K W., direct coupled to high- speed, enclosed type, non- 
condensing Steam Engine, 150 lh. pressure. 
Р Alternatively, one Generator only as above, suitable for belt 
rive. 

Above plant is required for Australia, and price is to include 
packing for shipment and delivery f.o.b. 

State full particulars, giving names of makers of engine 
and dynaino, where plant may be inspected, and when avail- 
able, to J. Davis, M.Inst.C.C., каны Engineer, 64, Vic- 
toria. Street W estminster, S.W. 1. 4034 


MOTOR-GENERATOR SET WANTED. 


WANTED, one Motor Generator Set, 
mounted on single bedplate. 


A.C. Ride: About 46 H.P., single phase, 220 volta, 50 periods, 
shp ring type, with brush short-circuiting and lifting gear. 
Complete with starter. 

D.C. side: 260 amps., 
regulator. 


4058, ELECTRICAL Review, 4, Ludgate Hill, London, E.C. 4, 


direct coupled, and 


90/115 volts, shunt wound, and with 


SINGLE-PHASE MOTORS. 
All sizes between 4 H.P. and 15 H.P. 

Sizes below 3 H.P. must be suitable for use on 240 v. circuits, 
and sizes 3 H.P. and upwards for use on 480 v. Periodicity 50. 
Offers are invited for both new and second-hand Motors. 

Full particulars and prices to the 
TWICKENHAM & TEDDINGTON ELECTRIC SUPPLY Co., IAD., 
8, York Street, Twickenham. 4002 


pee — 


+ 


December 21, 100] 


ARTICLES WANTED.- Continued, 


BARE OOPPER AND CABLE WANTED. 


THE following bare рт а longest lengths possible, either 
solid or stranded, 150 ft., in.; 780 ft., 4 sq. in.; 610 ft., 
1 ва. in.; 1,200 ft., 1 sq. in. no: 

The followi ing V LR. Пех. fine strand eee in E lengths 
possible, 48 ft., i sq. in.; 100 ft., J sq. ; 300 ft., 3 sq. in. 
section. 

Also 80 ft. ins. Cable to carry 1,500 amps. continuously, and 
2,500 ft. 3/22 V. I. R. 

All delivered Alloa. 

British Ergruic. Pant Co., 


Tab., 66, Carrick Street, 
Glasgow. 4055 


WANTED, TWO 400 KW. ALTERNATORS. 


3-phase, 60 period, 300 or 328 rev., any voltage. 
Morpry X Levin, 82. Victoria Street, London. 4003 


А LEAROYD x SON, Bridge Works, ио N. эр London? 

Dalston 2278; Telegrams: ' ble, конар Lon 
buys for prompt cash every description of second-han 9 
Seta, Acoumulators, Motors, Transformers, old Aro uius Meters, 
Cable Scrap Metals, Metallic Drosses, xo., xo. Inquiries solicited. 
over 50 vears, 5108 


.O. and p.c. Motors (second-hand), 8 , any condition, 
wanted for prompt cash.—A. Learoyd & Son, Bridge Works, 
Heatherley Street, Viapten, N. » . 6104 


— — — — — 


. Lamp Carbons. Wanted, to purchase, Scrap Carbons or 
used-up ends in not less than 1-ton lots, for immediate 
delivery.—Write. stating prices nearest station, to 3984, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


3 -out drawn Wire Lamps wanted to purchase in any 
quantities, Beat prices paid.—Write, stating particulars, to 
Allies Electric Lamp Repairing Со., Ltd. Montgomery Street, 
Hammersmith, W. G. 3867 


ONCENTRIC Cable, paper insulated. lead-covered, steel - armoured 

and served ; 12 sq. in. or slightly larger; length 200 or 

250 yds.;' delivered Musselburgh.—3938, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


LECTRIC Planer, suitable for planing parquetry о as used 
in skating rinks.—4031, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


OW Voltage Dynamo, to give 100 to 150 amps. at 1 to 10 volta. 
—Price and full particulars to Electrical Utilities, 35 
1-3, Shelgate Road, London, S. W. 4. 407 


NE or two 100/150-K W., 2- phase, 200-volt, 50- period Generators. 
— 4043, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LATINUM Sorap wanted for cash; the highest market price 
given. Call, or parcel by post, prompt oash per return.— 
L. Stern, 71, London Road, Liverpool. 216 


LATINUM Scrap wanted for cash; the highest market prioe 
given. Call, or parcel by рові, prompt cash by return.— 
L. Stern, 71, London Road, Liverpool. 136 


EQUIRED immediately, No. 40 S. W. G., D. S. C., soft Copper 
Wire, covering not exceeding 24 mils. —State price and full 
delivery particulars to Newton Bros. (Derby), Ltd., Alfreton Road, 
Derby. 4046 


-— 


ESTING Set for insulation resistance, 500 volts.—3939, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


АКТЕР, at once, all sises of new b. c. C. Copper wires, from 
11/19 S. W. G. inclusive, Also 24/49 8.W.G. all coverings. 


ANTED immediatély new or second-hand belt or rope driven 
alternators, 400-500 volts, three-phase, 50 periods, 100/250 


K. v. A., complete with  exciters.— Immediate offers to Western 
Engineering Co., Swansea. 1905 


АКТЕР, Motor Generator, 440 volt, 25 cycle, 3-phase, А.С. 
to D.C. ; 7U-volt, 60-amp. Generator. —Harriman, Palace, 
Long Eaton. 366 


ANTED, one 3-phase, 50-period, 400-K w. (572-К.У.А.), 3000/ 

400 volta, double wound, oil-immersed, self-cooling Trans- 

former.—Full particulars to 39069, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


THE ELECTRICAL REVIEW SUPPLEMENT. m 


ARTICLES WANTED.—Continued. 


WA TED, particulars and prices for the supply of & second- 

hand Steam Generator 500 to 1000 KW., 480 to 550 volta, 
direct-current with condenser, &o.—31089, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ANTED, second-hand Gas Engine with magneto ignitiony 
about 5 H.P.— Apply J. d. Statter & Co., Queen Annes 
Chambers, Westminater, S. W. 1. | 4054 


АКТЕР, small Motor-Generator, to give variable frequency 
3-phase current, 25/50 cycles or 50/100. About 5 Kw.— 
889, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ANTED, two 90 to 100-H.P., crane-rated, А.С, slip-ring 
Motors, reoent date, good makers, with control gear and. 
switches, 400 v., 3-рһазе, 50 cyoles. Two 30-H.P., orane-rated 
Motors, as above.—Full particulars to 3986, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


— —— —— — - — — жен 


wer. 250-xw. Steam driven 


— — — —— — — — — — —— 


5 O0. (or near) Generating Set, consisting of 3- phase 
alternator, 2000/3000 volts, 50 cycles, driven by enclosed 
high-speed steam eng ine. Western Engineering Co., Swansea. 3450 


AGENCIES. 


Advertisements are inserted under this heading at 16. 84. per line, 


CANADIAN Firm skilled in electric knowledge and Main- 
tenance, desires Agency for British-made Electrical Apparatus 
or Equipment. 
Apply, with full particulars, to P. O., Box 1214, Montreal 
ada. 3870 


MANUFACTURER of Tumbler Switches requires at onoe the 

services of a gentleman who has proof of a good connection 

and is willing to become their London Agent. — Reply, giving 

fullest particulars and age, to 4022, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 


ABLE Agency by London man of 30 years’ commeroial and elec- 
trical experience ; specially engaged in allied department. Stores 
&coommodation.— 313, ELECTRICAL REVIEW,4, Ludgate Hill, London. 


————— ͤ — ———- 


UTCH Lamp Company wishes to appoint buying agents 

for their Metal-filament and Half Watt pattern Lamps, 

at very cheap prices. Large stocks in London and Holland. 

Prompt delivery of all kinds. — State quantity ig 7 and 

write for information to 3951, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


. MISCELLANEOUS. 


Advertisements are inserted under this heading at 1s. 9d, per line, 


OMMUTATORS of all descriptions manufactured to your special 
requirements, singly or in quantities, Worn commutators 
rebuilt. Hard-drawn copper segments. Quick deliveries, — 
Watliff Co., Webb’s Road, Battersea, S.W. 11. 258 


ONFIDENTIAL Drawings, &c., for reproduction or other 
purposes, well and promptly executed. —A, Erndon, 82, Rose- 
bery Avenue, London, E.C, 385 


— — — а — RA 


EPA IRS. — Newton & Wright, Ltd. 471, Hornsey Road, 

N. 19, repair, rewind and renew Dynamos and Motors. 
Prompt attention and expert advice. Telephones: North 1047, 
Hornsey 1283. 3963 


EPETITION Work.—Bowden Wire, Ltd., Victoria Road, Wil- 
lesden Junction, London, N.W. 10, have & section of the 
capstan and automatic plant available for repetition precision 
work, castings and rod up to one inch. Acouracy in execution 
and satisfaction in deliveries assured. Automobile and electrical 
manufacturers are invited to forward their enquiries. 2788 


O Engineers.—Drawings and Tracings made to customers' 
sketches, either for workshop or office use. Quick delivery. 
J. Spicer, 36, Marlborough Road, Watford, Herts, 421 
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MINISTRY Ur MUNITIONS. 
BY DIRECTION OF THE DISPOSAL BOARD. 
(Plant and Machinery Section.) 


HIGHLY IMPORTANT SALE OF 


Valuable Machine Tools, Oil Engines, 
Generating Sets, Electric Motors, 
Vegetable and F ruit Preserving Plant, 


Lying at Minchinhampton, Leighterton and 


Rendcombe (Glos ), and Hereford. 

On Tuesday, January 11, at the Subscription Rooms, Stroud, and оп 
Wednesday, January 12, at No. 86 C.S. Depot, Rotherwas, Heretord. 
comprising :— 

Lying j R.A.F. Station, Minchinhampton (Glos.). 

MACHINE TOOLS, &с.: 
One 81 in. Centre Lathe, 5.5, & S., Gap Bed. by Whitaker 
and Clapham. 
One 64 in. Centre Lathe, S.S. & S., Gap Bed, by Denhain. 


One 31 in. Centre ‘Drummond ” Treadle Lathe. 
One 24 in. Vertical Drilling Machine, by Fredk. Pollard and 


One 14 in. New Century Drilling Machine, by Jones and 
Shipman. 

One '' Selson ” Shaping Machine, 10 in. stroke. 

One Universal Grinding Machine, 18 in. by 8 in. 

„не Twist Drill and Tool Grinding Machine, by H. E. Jack- 


OBSS Fortuna Power Hack Saw, 6 in. by 6 in. 

One Double-geared Arbor Press, by Jones & Shipman. 

One Centrifugal Booster Pump, 200 gals. per min. capacity, 
direct coupled to 144-H.P. motor, 220 volts, D.C., 1,440/1,650 
R. P. M., with starter. 

ELECTRICAL PLANT. 

Two 35-kw. Dynamos, 230 ee D.C., 1,100 n.P.M., by Brush 
Electrica] En асов Co., 

Switchboar comprising 5 Dynamo panels, 8 feeder cir- 
cuit panels, by Crompton. 

3 5 70-B. . Ra Semi-Diesel Vertical Oil Engines, twin cylin- 
er, by Ro 

Four p.c. Motors and Starters, 220 volts, two 10-B.H.P., one 
6 B. H.P., and one 2-B.H.P. 

Two Electric Motor Fans, 920 volts, 790 R. p. M. 


Lying at R.A.F. Station, Leighterton (Glos.), Machine 
Toole, &c.:— 

One 84 in. Centre Lathe, by Whitaker & Clapham. 

One 6 in. Centre Lathe, by Denham. 

One 33 in. Centre “ Drummond ” Treadle Lathe. 

One 25 in. Drilling Machine, by Jones & Shipman, and one 
14 in. ditto 

One “ Acme” Hack Saw, Machine. 

Double Forge and Double Action Bellows. 

One Plain [ron Grinding Machine for 94 in. Plane Irons, 
by J. Sagor & Co., Ltd. 

25 Hydrants, Shafting, Pulleys, Hangers, &c. 

ELECTRICAL PLANT. 
DD 35-kw. Dynamos, 4 pole, 850 R.P.M., by the Phoenix 
am 

One uin “Switchboard, comprising four Panels, each 40 in. 
by 14 in., with ammeters, voltmeters, &c., by Brookhirst. 

"Two 70-в.н. P., Horizontal Crude Oil Engines, single cylinder, 
by Fielding & Platt. 

One 10-в.н.р. Motor and Starter, 220 volts, P. C., 1,000 R. r. M., 


by Mawdsley. 
Two 5-H. P., ditto, 220 volts, D.C., 90 amps., 1,000 R. . M., by 
1,000 


Electrical Construction Co. 

One 2-H.r. Motor and Starter, 220) volts, D.C., 8.6 amps., 
R.P.M., by Н. T. Boothrovd & Co., Ltd. 

Large Quantity Electric Cable, 3/22, 7/20, and 7/16. 

One Overhead Structure for Line Shafting and Counter- 
shafting. 


Lying at R.A.F. Station, Rendconibe (Glos.) :— 
MACHINE Tools, &c. 

ы 8 in. Centre Lathe, S.S. & S., gap bed, by J. Lang and 

пй 

One 5 in. Centre Drummond ” Lathe, S.S. & S. 

T wo 33 in. Centre“ Drummond ” Lathes, gap bed, S.S. & S. 

One 20 in. Vertical Drilling Machine, by Jones & Shipman. 

One 18 in. Sensitive Drilling Machine, by F. Pollard, 
Leicester. 

One '' Selson " Shaping Machine, 10 in. stroke. 

One Double-Head Grinding Machine, by Luke & Spencer, 
Manchester. 

One “ Fortuna " Power ITack Saw, 8 in. stroke. 

One 36 in. Grindstone, and one 22 in. ditto. 

One C.I. Blacksrnith's Hearth, hand-operated fan type, by 
Alldays & Onions. 

One Coppersmith's Blazing Hearth, with hand operated 
Roots {уре Blower, Ьу Samuelson & Co. 

One Water Storage Tank, 15 ‚ОЮ galls. capacity, iron seg- 
menta, 2 ft. by 2 ft., bolted. 

One Water Reserve Tank, 12.000 galls. 


capacity, pressed 
steel segmenta, 4 ft. by 4 ft. bolted. 


[December 81, 19%. 


3 One Parafin Storage Tank, 1,000 galls. capacity, galv., 8 ft. 
y 
One ditto, 4 ft. by 3 ft. by 2 ft. 8 in. 
One Air Cylinder, 8 ft. long by 7 in. dia., 150 Ib. per sq. in. 
One Pumping Set, comprising Horizontal " Tange | Oil 


Engine, 16 H. P., cylinder 81 in. dia. by 16 in. stroke, " Worth- 
ington " Centrifugal Pump, 1,900 r.p.m., 34 in. inlet and 
outie 


Eus hg. Pulleys, Brackets, Belting, and Miscellaneous other 
items 
One Overhead Structure for Line Shafting and Counter- 


shafting. 
WOooD-WORKING MACHINERY. 

Two 18 i in. Circular Saw Benches, by Wadkin, Leicester. 

Two 2 in. Band Saws, by John Pickles & Son. 

One Single Spindle Moulding Machine, 1 in. spindle,. table 
2 ft. by 2 ft., by J. Sager & Co., Halifax. 

One Plane Iron Grinding Machine, to take planes up to 
24 in. long, by T. Robinson & Sons, Rochdale. 

One Bench Grinding Machine. 

ELECTRICAL PLANT. 

Two 16.3 kw. Generating Sets, сорып Horizontal 
““ Petters ’’ Oil Engine, 26 E. P., cylinder 114 in. dia. by 17 in. 
stroke, with 16.3 Kw. Belt-driven Dynamo, 68 amps., 240 volts, 
1,000 R.P.M., compound wound, by Astor. 

Quantity-Generating Set Spares. 

Seven Double-Panelled ig гн panels 3 ft. by 2 ft. 
by 1% in. and 1 ft. 6 in. by 2 ft. y li in., with Voltmeters, 
ammeters, switches, &c., by Sus fe а & Hookham, and 
Miscellaneous other items. 

One 34 н.р. Motor and Switch, 220 v., 14 amps., 1, 200 R. p. M. 


Lying at No. 86 C. S. Depot, Rotherwas, Hereford :— 
MacHINE Tools, &c., 

Thirteen '' Phillips Patent Hydraulic Lathes, by Spencer 
and Sons, Melksham. 

Two 8 in. Centre Lathes, S.S. & S., by Milwaukee Machine 
Tool 

One 9 in. Centre Lathe, S.S. & S., by Giddings & Lewis 
Manufacturing Co., U.S. A. 

Four Heavy 12 in. Centre Lang Type Lathes, 8.5. & S., by 
Otis Elevator Co. . : 

One 13 in. Centre ditto. by Sociedad Espanola. 

One 12} in. Centre Boring Lathe, S.S. & S., by Ward, 
Haggas & Smith. 
d in. Centre Lathes, S.S. & S., by Pittsburg Machine 

00 

Three Heavy Duty 27 in. Vertical Drilling Machines, by 
Wm. Asquith, Ltd. 

One 26 in. New Century Vertical Drilling Machine, by 
Jones & Shipman. 

New Hydraulic Spring Testing Machine, 20 tons power, 12 
in. stroke, 1,500 lb. working pressure, by Fielding & Platt. 

One No. 1 Lumsden ' ' Oscillating Grinder. | 

Опе No. 4" Lumsden ' ' Triple-end Grinder. 

One Acme Patent Hack Saw, 14 in. blade, by Wicksteed 
and Co., Ltd. 

a Cross-Cut Saw Bench, 18 in. Saw, by J. Sagar & Co., 


New Pellet Rolling Machine. 

One Dey " Time-Recording Clock for 150 numbers. 

Three 5-cwt. Overhead Travelling Cranes, 31 ft. 6 in. span, 
by Herbert Morris, Ltd. 

One 5-cwt. ditto. 28 ft. sp an. 

About 70 Yards 14 lb. Rails in sets of Right and Left-hand 
points, curves, &c. 

31 Steel Sleepers, 2 ft. 7 in. by 4 in. by J in. 

28 pairs Fishplates, for 14 lb. rail. 

ELECTRICAL PLANT. 

Two new 216-xw. Motor Generating Sets, 222-в.н.р. Motor, 
440 volts, A. C., 3-phase, 40 periods, with p.c. Generator, 216 
KW., 6 poles, 600 amps., 775 R.P.M., 180/360 volt range, by 
B.T.H., Rugby. 

One 90-p..P. Motor, 220 v. A. C., 2-phase, 50 cycles, 960 R. P. N. 

One 6-H. p. Motor and Starter, 200 volts A. C., 3-phase, 50 
periods, 1. 000/955 R. P. M., by Siemens Bros. 

One '' Phoenix Patent Electric Magnet. 

Five one-ton Electric Overhead Travelling Cranes, 38 ft. 
span, Ьу Broadbent & Sons, Ltd., Huddersfield, with two 
10-н.р. Motors and one 24-H.P. ditto, 200 volts, a.c., 2-phase, 
50 periods, by Westinghouse, Manchester. 

Vegetable and Fruit Preserving Plant. 

One Rotary Potato Washing Machine, cylinder 10 ft. by 
2 ft. dia., by Mabbott & Co. 

One Rotary Potato Peeling Machine, су]. 12 ft. long by 8 ft. 
dia., by Mabbott & Co. 

Two New Rocker Type Fruit and Vegetable Washing 
о 4 ft. by 3 ft. by 1 ft. 6 in., by Tomlinsons (Roch- 

dale), | 
One Belt-driven Fruit-slicing and Shredding Machine, and 
one Belt.driven Cabbage-cutting Machine, by Tomlinsons 
(Rochdale), T.td. 

Two Belt-driven Automatic Steam-heated Cooking Machines, 
by Harrisons. Carter, Ltd. 

IMPORTANT.—The Lots at Minchinhampton, Teighterton, 
and Rendcombe. which will be sold at Stroud, should be in- 
spected PRIOR TO DAY OF SALE. 

Further particulars and Catalogues free, obtainable (when 
ready) from the Auctioneer, Mr. 


CHARLES D. PHILLIPS, 


Prince's Chambers. St. John's Square, Cardiff. 3019 
Telegrams: '' Realise," Cardiff. Telephone: 317 Cardiff 


UU UUU————————M———————————————————————N 
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ELECTRICAL 


PARTNERS and PARTNERSHIPS 


can be obtained through 


WHEATLEY KIRK, PRICE & CO. 


46, Watling Street, London, E.C. 4. 


16, Albert Square, 26, Collingwood Street, 
Manchester. Newcastle-on-Tyne. 
G, R. 


MINISTRY OF MUNITIONS, 
BY DIREOTION OF THE DISPOSAL BOARD 
(Plant and Machinery Section). | 


FOR SALE BY PUBLIC TENDER 
ONE COMPLETE POWER STATION PLANT, 


Comprising :— 

THREE 92,000-kw. Generating Sets, 3,300 volts, 3-phase, 50 
periods, complete with :— 

Boilers, 

Pumps, 

Water Softener, 
and all Station Accessories. 
= Tenders close on February Ist. 
.For full particulars, tender forms, permits to view, apply 


THE CONTROLLER. D. B. I. E. 


Charing Cross Embankment Buildings, 
London, W.C. 2. : 4037 


SITUATIONS VACANT. 
Latest fme for reosiving, 5 p.m. Wedneeday. 


мә. 


If letters are not to be delivered to certain firms or individuals 
(f known), instructions to that effect should be sent to the 
Manager of the ELECTRICAL REVIEW. who will do his best 
to carry out such instructions. Letters of applicants cannot 
cases be returned to them. nor can the names of 


in suc 
Advertisers using a number in any way be disclosed. 


Original Testimonials should never be sent. 


CITY OF YORK. 
Blectricity and Tramways Department. 


ELECTRICAL INSPECTOR. * 
WANTED, Electrical Engineer to undertake the installation 
and maintenance of Motors and Telephones. Wages £5 per 
week, and free occupation of flat with lighting апа coal. 


Full particulars as to conditions of service and duties of the 


appointment may be obtained on application to the ENGINEER 
AND MANAGER, Electricity Offices, Clifford Street, York. 3990 


CITY AND GUILDS ENGINEERING COLLEGE. 
Department of Electrical Bngineering. 


THE Delegacy of the City and Guilds (Engineering) College 
invite applications for the oflice of Electrical Draughtsman. 
Duties to give instruction in Drawing Office and assist in 
Electric Traction Laboratory. Salary £530. 

Applications, giving full particulars regarding age, educa- 
tion, training and experience, together with testimonials or 
references, should be addressed in the first instance to Prof. 

. T. Матнеп, City and Guilds Engineering College, Exhibition 
Road, London. Ex-Service man preferred. 4004 


BELFAST. 


REQUIRED, immediately, two good Draughtsmen, thoroughly 
well up in wiring plans for installations on large passenger 
vessels, &c. 


Reply, stating experience, salary required, and when at 


liberty, to SUNDERLAND Force & ENGINEERING Co., LTD., Scot- 
tish. Provident Buildings, Belfast. 8981 


MOULDED INSULATION. 


WORKS MANAGER required, experienced in the above. 


„ 4028, ELECTRICAL Review, 4, Ludgate Hill, London, 
C. 4. 


SITUATIONS VACANT.— Continued. 


RADCLIFFE URBAN DISTRICT COUNCIL. 


SHIFT ENGINEER wanted. must have had experience in 
a combined р.с., 3-wire, and Traction Station using High 
Speed Steam Dynamos. Experience with Rotary Converters 
у... be a special recommendation. N.J.B. Schedule, Class A, 
Grade 8. 

Applications, stating age, experience, &c., to be sent to 
ENGINEER AND MANAGER, U.D.C. Electricity Works, Lomax 
Street, Radcliffe, Lancs. 4051 
EFF. ¼¼UT—:] т ССА 
LEICESTER OORPORATION. 

WANTED, a Cable Jointer, used to high and low tension, 


two-wire and three-wire paper lead-covered cable. Must be 
able to do own plumbing. TE 

Apply, stating age, wages, and experience, to— 

City ELECTRICAL ENGINEER, Box 86, Leicester. 4039 


MANCHESTER CORPORATION. 


WANTED, two or three first-class Plumber-Jointers for work 
on all classes of Electrical Cables, L.T. and E.H.T. Wages: 
Standard for N.-W. area. 

Apply by letter to CHIEF ENGINEER AND MANAGER, or person- 
ally to Mains ENGINEER, Corporation Electricity Works, 
Dickinson Street, Manchester. | 2 


CABLE WORKS MANAGER. 


MUST be energetic, good organiser, experienced in manu- 
fucture of all wires and cables. 

Apply, in writing, with full particulars and salary required 
to— | | 

FurLERS, Chadwell Heath, Essex. 4050 
———————— ————— 


MALVERN. 


ELECTRIO JOINTER WIREMAN wanted, L.T. work, lead- 
covered concentric cable. Present wages, 2s. per hour. Per- 
manent position for suitable man. _ 


Applications, stating age, experience, and three testimonials 
to the ELECTRICAL ENGINEER, Council Offices, Malvern. 


— — ———  ——— '————Y atà 
SHIFT ENGINEER. 


WANTED, experience D.C., 3-wire, A.C., H.T. Rotaries. Wages 
N.J.B. Scale, Class A, Grade 8. 

Apply, Buren ELmOrRicCaAL ENGINEER, Falkirk. 3998 
BAM A nnn 


ELECTRICAL POWER ENGINEERS’ ASSOCIATION. 


STALYBRIDGE, HYDE, MOSSLEY, AND DUKINFIELD TRAMWAYS 
AND ELECTRICT1Y BOARD. 


ALL Engineers, before accepting any position on the staff of 
the above Undertaking, are recommended to communicate with 


the undersigned. 
W. ARTHUR JONES, 


General Secretary. 


102, St. George's Square, 
ge's Sq 


London, S.W. 1. 


Cheap prepaid Advertisements are inserted under this heading at the rate 
of One Penny Per Word (minimum 18.). Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and ELECTRICAL RkYIEW address count as seven words. 


А* Assistant Electrical Engineer required for Mesopotamia.— 
State qualifications, &c., to Marshall, Cotterell & Oo., Ltd., 


Egypt House, New Broad Street, Е.С.2. 4026 


а Winder wanted, thoroughly conversant with all 
kinds of repairs and able to make conversions on own 
initiative, А.С. and D.c.—Write in confidence, 4041, ELECTRICAL 


REVIEW, 4, Ludgate Hill, London. 


AS CE Winders wanted, Experts on А.С. repairs only need 
apply. Fare paid. Must be Trade Unionists. Permanent 
State experience.—MoWhirter & Sons, Ltd. Cardiff. 


employment. 
Perm 3178 


1 Т required of good education for technical and 

secretarial duties, commenoing salary $300 to £350.— Write, 
giving partaculars of training and experience, The British Electrical 
and Allied Industries Research Association, 19, Tothill Street, 
Westminster, S.W. 1. 4051 
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SITUATIONS VACANT.—Continued. 


URGH of Ayr.—Shift Engineer wanted. Experience in H.T., 

A. O., 3-wire, D.C., and in running turbo-alternators. Salary 

in accordance with E.P.E.A. Schedule, Class B, Grade 8b, increasing 
to Grade 8 by three equal annual increments.— Apply to the under- 
signed, stating age, giving particulars of training and experience, 
and enclosing copies of three recent testimonials, Koland Marshall, 
Burgh Electrical Engineer, Electricity Works, Ayr. 409 


— — — — — — Se ee — 


97617150 AN, experienced, required by large industrial con- 

cern in Glasgow, with first-class experience in lay-out of 
modern turbine installations and boiler-houses.— Applications to 
state age, where emp:oyed, details of experience and salary required. 
—4012, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


BAUGHTSMAN, first-class, wanted, used to design of ironclad 
switchgear, Must have workshop and technical training.— 


State age, salary and experience to А. Reyrolle & Co., Ltd., Heb- 
burn-on-Tyne. 4040 


[)ESUGETSMAN required to develop industrial and mining 

ironclad Switchgear. Must have had considerable experience 

in this line. Manchester district.— Apply, stating age, wage and 

puri required, to 3957, ELECTRICAL REVIEW, 4, Ludgete Hill, 
on. 


PB wanted for high and low-tension Switch- 

boards. Must have had first-class experience in all types of 
modern switchboard and switchgear arrangements. State age, 
experience and salary req uired.— Apply, in first instance by letter, 
to Employment Department, Metropolitan-Viokers Electrical Co., 
Ltd., Trafford Park. 1021 


PETT Instruments.—Wanted by Metropolitan-Vickers 

Electrical Oo., Ltd., Trafford Park, Manchester, qualified men 
for calibrating (а) Instruments and (b) Meters, in the Works Test 
Room, and also for (c) checking Instruments and Meters after 
installation. Technically trained men used to polyphase work 
preferred. Apply ir first instanoe by letter, stating age, experience 
and saiary required, to Employment Department. 3978 


LECTRICIAN wanted for small p.. station. Must have had 
experience with suction gas engines. State wages required. 
—391, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICIANS-Wiremen.— Wanted, two first-class Wiremen ; 


must be members E. T. U.; immediately —Morgan Bros., 87, 
Mansel Street, Swansea. 310 


STIMATING Department.—London firm requires two capable 

young Engineers for commercial and technical correspond- 

ence. Must be well up in А.С. motors, control gear, diagrams of 

connection, &c. Commencing salary, £4 to £6 per week, according 

to experience and ability. State technical qualifications, age and 

da experience.—317, ELECTRICAL REVIEW, 4, Ludgate Hill, 
ndon. 


ITTER-Driver and Engine-Driver required by electricity supply 
undertaking in the Midlands. Wages 1/91 and 1/74. Per- 
manency to suitable men.—Applications, stating age, married or 
single, past experience and copies of references, to 102, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


OREMAN wanted for large engineering works in Glasgow, to 
take charge of repair shop, undertaking electrical, machine 

tool and plant repairs. Oaly capable experienced men, accustomed 
to controlling labour, need apply. State age, experience and wages 
expected.—Addreas, " Foreman," Wm. Porteous & Co., Advertising 
Agents, Glasgow. 404 


OREMAN'S Asaistant required in Winding Shop of electrical 
engineering firm ; young single man required with per- 
sonality and experience of А.С. work. Good prospects to suitable 
man.—Apply, giving full particulars regarding experience, &c , to 
4024, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


MPROVER wanted for a.c. Motor winding; London district.— 
Write, giving particulars of experience, 370, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


UNIOR Draughtaman required by firm of electrical engineers, 
State age, experienoe and salary required.— 4013, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


,T EWCASTLE District.—Capable technical Representative with 
good sales experience required to take charge of the 
Newcastle office of a well-known control gear firm. Fixed salary 


£100, plus commission. — 318, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. | 


(December 51, 1920. 


SITUATIONS VACANT.—Oonlinud. 


requires Assistant Departmental Manager to take charge of 
departments dealing with inooming orders, progress through 
factory and despatching sections. Applicants should possess tech- 
nical (electrical) knowledge, coupled with thorough experience in 
office routine and controlling staffs. Willingness to deal personally 
with detail essential. State experience, age, references and salary. 
—3964, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


Open Department. — Electrical firm (Manchester district) 


ATE Fixers wanted. Must be men with sound experience in 

time study for all types of machine and fitting work. Wide 

experience in actual rate fixing with high-class firms essential.— 
405, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


Ree Draughtsmen required for the design of high and 

low-pressure Switchgear. Shop experience essential. Man- 
chester district.— Apply, stating age, experience and salary required, 
to 3955, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


— 


EPRESENTATIVES, with first-class connections, wanted in 

Cardiff, Manchester and Newcastle-on-Tyne, by big London 

house. Salary and commission.—Write full partioulars to 4014, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


RE UIRED, Switchboard Attendant, for alternate day and 
evening shift.—State wages required, to Electricity Works, 
Locking Road, Weston-super-Mare. 4030 


HIFT Engineer, for alternate day and evening shift.—State 
wages required, and full particulars of experience, to Elec- 
tricity Works, Locking Road, Weston-super- Ware. 4029 


ECHNIOAL Estimating Engineers required for high and low 

pressure Switchboards. Manchester district.—Apply, stating 

age, wage and salary required, 3956, ELECTRICAL REVIEW, 4, Lud- 
gate Hill, London. 


T ECHNICALLY-Trained Men required for tendering department. 
Those with expərience in estimating for A.C. and D.C. machines 
preferred. Applications also invited fcom men with experience in 
tendering for high and low-tension switchgear.—Apply, with 
particulars of training, age and salary required, to the General 
Electric Co., Ltd., Witton, Birmingham. 4049 


d Маан Instrument Testers.—Several young men required 
with some practical experience in telephone work and with 

good technical training.—Reply, stating age, training and salary 

desired, to 3973, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


АМ wanted for Lancs. and Yorks. by manufacturer of 
eleotrical accessories. Must be experienced. Salary and com- 
mission.—3965, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


pus wanted (London), able to obtain orders for repairs 

and rewinds to A.C. and D.C. motors and generators. Energetic 
man only.—State full particulars as to experience, &c., to 1012, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


RAVELLER wanted to Sell non-conference Electrio Lamps to 
the trade in London, at exceptionally low prices. Experi- 
enced men, when applying, should state fullest particulars of 
quantity sold, number of accounts, past employers, and what salary 
or commission required, to 3950, ELEOTRICAL REVIEW, 4, Ludgate 
Hill, London. 


ANTED, & young Engineer, capable of superintending the 

erection of Н.Т. overhead transmission line in the South 

Wales district. Constant employment for suitable man. State 

experience and wages required. — 4015, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ANTED, Assistant to Mains Engineer, E.H.T. and L.T. cable 

experience essential. Preference given to applicant with 

technical training.—Apply, stating age and wage, with copies of 
testimonials, 3833, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


—— rm -— 


АКТЕР, first-class all-round Electrical Fitter. Fares paid. 
—Western Engineering Company, Swansea, 3937 


ANTED immediately. Junior Shift Engineer(London district) 

with sound training and experienc3. Low tension con- 

tinuous current and high tension alternating.—Apply, stating age, 

experience and salary required, to 4056, ELECTRICAL 
4, Ludgate Hill, London. 


December 31, 1920.] 


SITUATIONS VACANT .—Continued. 


ANTED, three Electrical Engineers, single, age 23 to 25, of 

good appearance and well educated, to run storage battery 

depots at home and abroad. Technical and practical’ experience of 

electric plant essential, also preferably knowledge of batteries. 

Salary. £200 to £300.—Apply, giving particulars of experience and 

endorsing copies of testimonials, to 4033, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


ORKS and Outside Manager.— Preferenoe given to ex-service 

man who has had sound experience in all classes D.C. and 

A.C. contracting work: also telephones, bells, &e, In addition to 
electrical work the selected applicant would be required to 
supervise Petrol Air Gas installations. Good prospecte and 
opportunity given to invest capital. Salary according to qualifica- 
tions (minimum £300 per annum to commence) and expenses, 
State age, full particulars of previous employment.—Cray Installa- 
tions, Ltd., 728, High Street, Southampton. 416 


APPOINTMENTS FILLED. : 


COUNTY BOROUGH OF WOLVERHAMPTON. 
Blectrical Bngiscer's Department. 


APPLICANTS for the position of Assistant Turbine Driver 
are thanked for their applications, and informed that the 
vacancy 18 now filled. 


S. T. ALLEN, Chief Engineer and General Manager. 4038 
Dissatisfaction having been so often expressed that unsuccessful сапы are 
left in ignorance of the fact that tbe position applied for has been may we 


suggest that advertisers notify us to that effect when they have arrived ata 
decision. We will then inseri a notice free of charge under this heading. 


M and District Electric Light and Traction Oo., 
Ltd. (Assistant Engineer); Ozonair, Ltd. (Improver); Box 
3263 (Junior Switchboard Attendant); Box 138 (Station Superin- 
tendent). 


SITUATIONS WANTED. 


Cheap prepaid Advertisements are inserted under this heading at the rate 
of One Penny Per Word (minimum 189. Three Consecutive Insertions for 
the price of two, if ordered and prepaid with first insertion. 

Box Number and ELECTRICAL Review address count as seven words. 


MINISTRY OF, LABOUR. 


The Proprietore of the Ецастксд. Ravisw have placed this speco at the 
disposal of the District Director, Ministry of Labour, 3 and 4, Clement's Ian, 
Strand, W.C.1, to whom all replies should be addressed, quoting number of 
advertisement, the date on which it appeared, and the name of thie paper. 


ENGINEER, Electrical.—Age 30, single, Lieut. Served three 
years’ apprenticeship, passed through all branches including 
drawing office, also one year's drawing office experience. 
(95,652.) 


ENGINEER, Electrical, Village and Country House Installa- 
tion.—Age 37, married, Lieut. Able to undertake and super- 
vise all systems of works and factory lighting, &c., also 
textile and power work. (37,455.) B 


ENGINEER, Electrical, Power Station.—Age 32, single, Lieut. 
M.I.E.E. Long experience in electrical power supply in 
all branches. (40,567.) 


ENGINEERING, Electrical or Motor.—Age 25, single, Lieut. 
Wide experience in both electrical and motor engineering. 
(78,555.) 


ENGINEER, Electrical.—Age 36, married, Lieut. M.I.E.E., 
Diploma Ingenieur in electrical engineering. Fluent French, 
Italian, German. Engineering experience in mines and 
chemical works in Sicily. Practical workshop experience in 
Italian electrical manufacturing works. (83,993.) 


ENGINEER, Electrical and Tramway.—Age 40, married. 
Fully qualified electrical and mechanical engineer, 20 years’ 
experience in manufacture and maintenance of electrical 
and mechanical work.  First-class knowledge of workshop 
practice and control of men. (36,451.) 


MANAGER, Electrical Firm.—Age 58, married, Naval officer. 
Twenty-three years' experience a8 assistant manager and 
general manager of electrical supply company. (266,944.) 
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SITUATIONS WANTED.—Continued. 


ENGINEER, Manager.—Age 42, married, Oaptain. M. I. . E. 
M. I. Mech. E., M. I. C. B. Considerable experience as chief 
engineer and manager of large k. H. T. electric power systems 
abroad. Willing to go abroad. (93, 692.) 


FOREMAN, Electrician. Age 28, single, Flight Sub-Lieut. 
Served 6 years' apprenticeship general and electrical en- 
gineering, also 4 years' engineering experience. (79,104.) 


FITTER & WIRER, Electrical Instrument.—Age 22, single. 
пе of wireless telegraphy with Mercantile Marine. 


A ВЕ, B.Sc. (Eng.)—Eleotrical Engineer (32), 12 years’ 

responsible position electrical instrument testing and design. 
Capable organiser ; used to control of men. Сап handle sales and 
technical correspondence ; estimating and research.—345, ELEO- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


A CAPABLE Electrician desires employment, with practical 
experience in factories, lighting, power, tramways, repairs, 
А.О. or D. 0.— Electron,” 137, Sulgrave Road, Hammersmith, W. 433 


CHARGE Engineer, 20 years’ practical experience, plan ta 
lighting, power.—127, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


LLL t Сузнен" EM — — — — —Ó—— — 


-——— 


PRACTICAL Armature Winder and all-round Electriciar, 
speaks French, Italian and Spanisb, seeks progzessive appoint- 
ment. Willing to travel.—403, ELECTRICAL REVIEW, 4, Ludgate 


Hill, London. 
A TOOLROOM Foreman (34). Practical experience of both 

design and manufacture. Good organiser. Five years’ super- 
vision. London preferred.— 424, ELECTRICAL REVIEW, 4, Ludgate 
Hill, London. 


N Electrician, plant or wiring, good fitter, any job, any distanoe. 
—71, Kent House Road, Sydenham. 431 


AN efficient Electrician, skilled in erection of lifts, switchboards, 

theatre lighting, cinema apparatus, automatic control, 
power or domestio wiring installations. Reliable man for reliable 
work.—Batten, 15, Church Road, Kingston, Surrey. 372 


AT Electrical and Mechanical Engineer (34) wishes appoint- 

ment, ex- officer, University education, A. M. I. E. E., formerly 
municipal electrioal engineer of important town. Excellent 
all- round commercial aud technical experience.— 362, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


Coes 38, with comprehensive experience, open for re-engage- 

ment early in new year. Single-handed, control of office, or 
any similar position of responsibility. Highest references for 
ability, trustworthiness and organising capabilities.—360, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


CoE Electrician desires chief position, D.o, plant, first- 
class A. M. E. E., City Guilds, &c.—218, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 


E ECTRICAL Engineer seeks situation, private plant works or 

otherwise; 15 yesra' experience D.C., А.С. systems, accumu- 
lators, suction gas, steam, oil engines ; own repairs, extensions. 
Exoellent referenoe.— B., 83, Norfolk Road, Wolverhampton. 422 


таса Engineer, 12 years' specialised experience in cable 

laying, testing, distribution of power, overhead construction 
to 120,000 v., desires change. Six years with well-known cable 
contractors in England and six years’ varied Contivental construo- 
tional experience. Good linguist and well used to handling mixed 
labour gangs. At present engaged as superintendent of under- 
ground distribution to company operating on Continent with over 
1500 kilometres of underground network to 50,000 v.— 408, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 


L 


ECTRICAL Engineer (26) seeks responsible post with an 
up-to-date firm; 9 years' experience in manufacture and 
maintenance of dynamo electric machinery; technical training and 
good education.—406, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


LECTRICIAN (Competent) wanta work; cyclist.—Mayo, 687, 
Wandsworth Road, R.W. 8, | 428 


— —½—ͤ—N—— — —— — — À 


F , disengaged, competent, used to petrol plants.— 
Mayo, 687, Wandsworth Road. 349 


JESC RICAN (disengaged), constructional or maintenance, 

lighting (all systems), A.C., D.C. motors, automobile lighting 
and starting magnetos, workshop tests.— H. G., 6, Liatria Park, 
Stoke Newington, London. 892 
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SITUATIONS WANTED.—Conlinued, 


LECTRICIAN, good all-round, requires two or three days' 
work per week; lighting, power, heating, bells, telephones ; 
expert at repairs.— " Electrician,” 10 Dawes Road, Fulham. 435 


LECTRICIAN seeks situation ; power, lighting, heating, &o. ; 
used to press work, maintenanoe and general contracting. 

Age 28 and active. Good referenoes. — Reply Н. J. Salmon, 
12, Eustace Road, Fulham. 434 


LECTRICIAN, Wireman, first.class experience, eeeks employ- 
ment.—12, Replingham Road, Southfields, London. 423 


LECTRICIAN, young, experienced, disengaged. Lighting, bells, 
phones, motors, &c.—L., 35, Mimosa Street, S. W. 415 


LECTHRICIAN (37), all-round, disengaged ; house or ship, small 
lathe and bench or maintenance.—41, Whitfield Road, East 
Ham. 324 


LECTRICI AN -Wireman, long experience, beat · olaas contractors’ 
work, all branches; also charge; reliable hand. — W., 113, 
Albert Street, N.W. 1. 875 


LEOTRICIAN’S Assistant seeks situation, power, lighting and 
'phonee, age 184; 44 years in the trade.—113, ELECTRICAL 
REVIEW, 4, Ludgate Hill, London. 


MPROVEB (18), four years’ experience all branches; wages 
moderate.— W. Simmonds, 40, Waldegrave Road, Hornsey, 

N. 8. 438 
NSTRUMENT Mechanic, Electrical and Mathematical, 12 years’ 
experience, highest class firms (details on request). Ex-Service 
R.A.F., Wireless Instrument Section. Would accept trial period 
immediately.—414, ELECTRIOAL REVIEW, 4, Ludgate Hill, London. 


UNIOR Shift Engineer (24) desires change ; four years’ experi- 

ence D.c. three-wire, central station ; sound theoretical know- 

ledge, secondary school education; Home Counties preferred. 
E.P.E.A.—335, ELEOTRIOAL REVIEW, 4, Ludgate Hill, London. 


ATE.—Very good experience in bells, batteries, lighting and 
internal combustion engines. Call or write.—Page, 5, 
Shillington Street, Battersea, 8.W. 11. 425 


MSC Engineer (24) seeks position; central power 
station, steam engine and turbine experience; ex-engine- 
room artificer, B.N.—429, ELECTRICAL REVIEW, 4, Ludgate Hill, 
London. 


[December 31, 1920. 
SITUATIONS WANTED.—Continued. 


LUMBER-Jointer’s Mate wants Situation, experienced, any 
district.—308, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


UPIL (20) seeks situation as improver or otherwise ; test-bed 

preferred; over three years’ practical experience; good 

education; competent draughtsman.—387, ELEOTRIOAL REVIEW, 
4, Ludgate Hill, London. 


ALES or Commercial Manager, 2. угат  axperience, production, 

estimating, catalogues, advertising, exhibitions and*travelling 

whole country. Speciality, heaters and power applications,—4 12, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


IREMAN, oompetent, for first-class work; 20 years' er- 
perience, lighting, power, 'phones, bells, screwed tube 
casing, &c. Town or country. referenoes.—J. A., 147, Park 
Road, Kingston-on-Thames. 417 


IREMAN, practical, wants Job; lights, power, bells, &oc. ; 
new Or Jobbing. —W. Purbrick, 232, Cricklewood Lane, 
N.W.2. 355 


IREMAN zn 009 any system.—Robinson, 5, Agincourt 


Hampstead, N 432 


IREMAN'S Mate seeks employment, experienced. — 400, 
ELECTRIOAL REVIEW, 4, Ludgate Hill, London. 


OUNG Electrician seeks situation, or as Junior Shift Engineer. 
Eight years’ general experience. Would consider any per- 
manency offered.—S. Maber, Burgholere, Newbury, Berks. 420 


PARTNERSHIP. 


Advertisements are inserted under this heading at 1. 94. per line, 


PENING Occurs in an established Electrical Engineering Co. 

in the Midlands, for а capable man having & 1000/4 2000 to 
invest. Principals only dealt with. Bankers and accountants 
references given and required.— Write, giving full particulars in 
first instance, to 3977, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


Where Advertisements are to be answered to a given Number 
t the ELECTRICAL REVIEW Office, Applications for Names 


ind Addresses of the Advertisers will be entirely disregarded, 


04 lettera diving incorrect Rav Nambhere will he deetraved 
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PUBLISHED BY THE COUNCIL OF THE INSTITUTION OF POST OFFICE ELECTRICAL ENGINEERS. 


„The Telegraph Acts." —R. McILROY 


“ The Construction of Telephone Lines” 
(with diagrams).—A. MOIR ... : 

"Improvements in Telephonic Trans- 
mission over Underground Circuits 
by the Insertion of Inductance Coils” 
(with diagrams).—T. PLUMMER. 

“ Electric Wave Propagation " (with dia- 
£rams).—J. E. TAYLOB 

**Quadruplex Repeaters” (with diagrams). 
—J. N. МсСсвру Т 

“ Underground Construction (Provinces)” 
(with diagrams).—A. O. GIBBON 

“ А Description of Some Typical Processes 
in the Manufacture of Dry Core 
Cable.” — R. W. CALLENDER ... 

“The Caiculation of Current Values in 
Networks." — J. LOCKHART 

“The Construction of Aerial Lines " " 
(illustrated).—J. H. M. WAKEFIELD. 

"A Reply to Criticism of Murray Auto- 
matic Printing Telegraph io 
—DoNALD MURRAY, М.А. ... а 

“The Education and Training of an 
Engineer." —Sir JoHN GAVEY, C.B. ... 

“ нире по of тоши Timber."—F. L. 

HENLEY. дя 

* Protection from Power Circuits.” — 
8. C. BARTHOLOMEW ... 

“ Wireless Telephony."—R. LAWSON 

„The Historical Basis of Modern Print- 
ing Telegraphy."—H. H. HARRISON, 
A. M. I. E. E. eis eee 


Price. 


9d. 


94. 


Post free. 


lid. 


1s. 24. 
lid. 


lid. 


. Is. 3d. 


114. 


lid 


"Gas Discharge, Telephone Relays and 
their Application to Commercial Cir- 
cuits.” *' Technical Developments of 
Telephonic Repeaters since 1917."— 
C, ROBINSON а-а Н. M. QHAMNEY ... 


"The Education of the Post Office Elec- 
1 кешнге = W. HEAVISIDE 


* The Theory m Uevelesneut ot Central 
Battery еер нш. ”— J, 
FRASER . T 

“ Aerial Wire Colistructlon; with ‘Special 


Reference to the Elastic Properties 
: of Copper Wire."—G. M. CARR wa 


" Depreclation.”— Major W. A.J. S SEARA; 
C.M.G., В.Е. jo 
" Alternating Current Measurements.”"— 
A. G. LEE, B.Sc.. M. I. E. E. ET 
“The Erection and Malüteüance of Post 
Office 5 Cells." — W. J. 
MEDYLN... is 888 
“The Loading ot Telephone 
Circuits."—A. W. MARTIN ... 
„»The Law of Contracts." D. бв. 
HEAD STROUD, LL.B. 
“ Pneumatic Despatch."—H. R. “KEMPE, 
M. Inst. C. E., M. Inst. E. E., M. R. I. " 
“ Fundamental Principles of Modern In- 
ternal Combustlon . 
DUNSHEATH ... 


“ Wireless Call Devices." . B. ТЕЙ: 


Cable 


THE ELECTRICAL REVIEW, LTD., 4, LUDGATE HILL, LONDON, 


The 


p ELECTRICAL REVIEW " 


OF 


Post free. 


Price. 

2s 28. 3d. 
6d. 7d. 
9d lid. 
6d. 74. 
Is. Is. Id. 
9d. lid. 
6d. . 7d. 
Is Is. 2d 
6d. 84. 
6d. . 7d. 
9d. 11d. 
6d. 8d. 
E. C. 4. 


` e 


ЕООД ОООО 
n а —————— I ааа аа — —— — — ͥ — ——— 


TABLE 


PRE-WAR AND POST-WAR PRICES CHARGED 
FOR ELECTRICAL ENERGY. 


For Lighting, Power, Heating and Cooking, and Traction 
| and Cost of Coal, by 240 British Electricity 
Supply Undertakings. 


1[- kacn. 


$ 


post FREE 1/2 


THE “ELECTRICAL REVIEW,” LTD., 4, Ludgate Hill, London, Е.С. 4. 


A тте 


| 
ee 


MMMM 


TITAN 


THE ELECTRICAL REVIEW SUPPLEMENT. 


DISPLAYED ADVERTISEMENTS 


ADVERTISERS will please note that NEW COPY and ALTERATIONS 
to Existing Advertisements (with Blocks) should reach here not later than 
= FRIDAY. v 


The ELECTRICAL REVIEW is the recognised Medium of the Electrical Trades, and has BY FAR THE LARGEST CIRCULATION 
of any Electrical Industrial Paper in Great Britain. , 


EDUCATIONAL NOTICES. 


Latest time for receiving, 5 p.m. Wednesday. 


CORRESPONDENCE TUITION FOR 


A. M. I. E. E.. A. M. I. C. E., A. M. I. M. E., 
City and Guilds Exams., Matriculation, B.Sc. (Ent.), etc, 
ts provided under the unique “ U.E.C." System 
with Success Guaranteed. 
Our Twelve Years’ Records represent Hundreds of Successes. 
INDIVIDUALISED COACHING. — PERSONAL ENQUIRY INVITED. 


APPROVED BY MINISTRY OF LABOUR, Appointments Dept. 


Effective Postal Training in MATH in MATHEMATICS and the many 
branches of 


ELECTRICAL, MECHANICAL & CIVIL ENGINEERING. 


The new “U.E.C.” PROSPECTUS No. 8, tog ther with 
expert advice and professional guidance will be sent FREE to each 
bond fide enquirer who will write explaining his needs (or stating 
the subjects which interest him) to 
SECRETARY'S DEPARTMENT (Desk А), 
UNIVERSITY ENGINEERING COLLEGE, 
Westgate-on- Me-on-Bea, Kent. 353 


| Moderate Fees. Elastic Payments. Guaranteed Proficiency. 
GET PROS. Ne. 8 and SECURE PROFESSIONAL ADVANCEMENT NOW! 


THE POLYTECHNIC, REGENT STREET, W. 1. 


Electrical Engineering Departments. 


A Special Course of six Lectures will be delivered on FRIDAY 
EVENINGS at 7.45 p.m., by 
PHILIP KEMP, M.Sc. Tech., M.I.E.E., Head of Department, 
on 
_ ALTERNATING CURRENT WAVE FORMS. 
Date of first Lecture, JANUARY 14th, 1921. 


The Oourse will deal with the composition of periodic waves, 
various causes of distortion, barmonic analysis. measurement of 
wave form, and effects on machinery and apparatus. 


FEE FOR THE COURSE, 7/6. 4001 


NOTICES RELATING TO PATENTS. 
Latest time for receiving, 5 p.m. Wednesday. 


PATENTS, TRADE MARKS & DESIGNS 
IN ALL COUNTRIES. 
LEWIS WM. GOOLD, Al. Mccn. E. 
Chartered Pate Agent, Consulting Bngineor, Enrolled С.Е. 4. Patent Attorney. 


Automobile aad Electrical Dep.: ROWLAND L. GOOLD, 
Associate af the Institution of А Engineers, Associate Inst. E.E., C. P. A., F. c.. 
Telegrams; ~ Diplomacy," B'ham. Telephone: Central 8700 
© CORPORATION STREET. BIRMINGHAM. 


ED 
Telephones : Central 12600, London. Central 6484, Birmingham. 


HAROLD J. C. FORRESTER, crea 


Ohartered Patent Agent 
and Oensulting Engineer. 


JESSEL CHAMBERS. 88, 89, 90, CHANCERY LANE, LONDON, W.. 
CENTRAL HOUSE, 75, NEW STREET. BIRMINGHAM. 


PATENTS, DESIGNS AND TRADE MARKS. 
Н. М. & W. 5. SKERRETT 


PATENT AGENTS 


Н. N. Skerrett, F. C. I. P. A.. W. S. Skerrett, 
A. l. Mech. E.. A. I. A. E., Associate LEE., ёе. Registered. Patent Agent, 


24, TEMPLE ROW, BIRMINGHAM. 


Telephone: Central 1038. Telegrams: “ Skerrett B'ham.” 


John E. Raworth & Moss, 


т. тш WRATMINSTER, 8. W. 1. Chartered Patent Agente, 


[December 31, 1920 


OFFICIAL NOTICES. 


Latest fme for receiving, 5 p.m. Wednesday. 


CITY OF MANCHESTER. 


THE ELECTRICITY COMMITTEE of the E Cor- 
poration are prepared {о receive Tenders for the supply, 
delivery, and erection at their Barton Power Station of. the 
following : — 

SPECIFICATION No. В.18. 

Section '' A."—Six Motor-driven Circulating-water Pumps. 

Section '' B."—Three Motor-driven Boiler Feed Pumps. 

Section ''C."—One Motor-driven Pump for Weigh Tank 

Sump. 

Specification, Drawings, and Form of Tender may be had 
on application to Mr. F. E. Hughes, Secretary, Electricity 
Department, Town Hall, Manohester, on payment of & fee 
of two guineas, which amount will be refunded on receipt of 
a bona-fide tender. 

Further particulars and information can be obtained on 


application to Mr. 8. L. Pearce, Chief Engineer and Manager, 
Dickinson Street, Manchester. 


Tenders, duly endorsed, and addressed to the Chairman of 


the Electricity Committee, must be delivered at the Town 
Hall, Bor later than 12 o'clock noon on MONDAY, JANUARY 


24th, 1 
The in entrusted with the work will be required to enter 
into & contract to be prepared by the undersigned. 
The Corporation do not bind themselves to accept the lowest 
or any tender. 
THOMAS HUDSON, 
Town Clerk. 


Town Hall, Manchester. 
December 17th, 1920. 3970 


FARNWORTH URBAN OISTRICT COUNCIL. 
DESTRUCTOR BOILER. 


THE COUNCIL offer for sale two-flued Lancashire Boiler 
no fire boxes, 30 ft. by 8 ft. 6 in., 200 lb. pressure, usual 
mountings, gauges, &c., feed pump, ' by Halls. 

Further particulars may be obtained from Mr. A. J. 
HuTCHINSON, Electrical Engineer, Electricity Works, Farn- 
worth, on application, where the boiler may be seen. 

Tenders to be received. by me not later than FRIDAY, 
JANUARY 14th, 1921 

Clerk. 
3 


LECTRICAL EVELO. MENT Log, 
92, VICTORIA STREET, 
NGINEERING LONDON, $.W. 1. 


SPECIALISTS IN THE DEVELOPMENT OF ELECTRICAL INVENTIONS 
AND THE SALE OF BRITISH AND FOREIGN PATENTS. 


' REPRESENTATIVES IN ALL THE PRINCIPAL COUNTRIES, 
Phone: VicTORtA 3807. Telegrams: " UriLBLEC, Sowsst, Lon Don.“ 


(Signed) W. TYLD. .EY, 


— — 


F. WIGGINS F. WIGGINS & SONS. | 


Гаіеопопе: avenue 22 
FOR INSULATION, 
argest Steot in tha - 


MIGA: э 102, 108 & 104, Minories, LONDON, 3 
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Ammeters, 
Voltmeters, 
Wattmeters. 


Experience in the manufacture of electrical measuring 
instruments, covering a period of over thirty years, has 
enabled us to produce a vide range of instruments 
embodying all essential characteristics — Accuracy — 
Neatness—Dependability. N.C.S. Instruments give long 
and continuous service. | 


NALDER BROS. & THOMPSON, Ltd. 
97a, Dalston Lane, Dalston, Longo, E. 8. 


Telegrams: “OCCLUDE, KINLAND, LONDON." 
Telephones - - DALSTON 2365 and 2366. 
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ORDER YOUR WINTER STOCK 


NOW 


WHY WAIT UNTIL OUR STOCK IS 
EXHAUSTED? CALL AT OUR 
SHOWROOM AND SELECT FOR 


AUTUMN DELIVERY 


| SHOW ROOMS: 


| 50, OXFORD ST. (%) W. al 


5880 Tele 
Telephone: Museum | 275 Tricicook" Ox с Mensou. 


Manufacturers and Patentees 


THE BRITISH ELECTRIC TRANSFORMER CO, Ltd., 


Works and Registered Offices: HAYES, MIDDLESEX. 
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hloride 


STATIONARY 


ACCUMULATORS 


30 YEARS OF EXPERIENCE IN 
MANUFACTURING STORAGE 
BATTERIES FOR EVERY PUR- 
POSE LIES BEHIND CHLORIDE 
ACCUMULATORS FOR 

CENTRAL STATIONS, 
WORKS, | 
COUNTRY HOUSE LIGHTING. 


"eer, — Т? 
ТТТ 


ТНЕ АВОУЕ РНОТОСКАРН 
SHOWS A LARGE CENTRAL 
STATION PATTERY. 


CHLORIDE ACCUMULATORS 
ARE MADE IN CAPACITIES 
FROM 10 TO 10,000 AMPERE 
HOURS. 


&LIFTON JUNCTION. 


ncar 


MANCHESTER. 


. 220, SHAFTESBURY 


‘ELECTRICAL STORAGE AVENUE, 
COMPANY LIMITED. LONDON, w.c.2 


Eee 
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| ‘ SCOT’ Holder opened out. 


| NOTE.— Simplicity. Absence of - 


3 joints. screwed rings. and multi- part 
d bushes. "SCOT " Cord Grip isa 
B Perfect Grip and requires no fitting. 


THE ELECTRICAL REVIEW SUPPLEMENT. : О E 


THE ORIGINAL 


nE SCOr;, | .. THE 


Rutherford's 


LAM J 


сайы * 


Patents. 


SAVES MORE TIME 
THAN ANY OTHER 
HOLDER. 


Approved by all : 
Supply Authorities. Section of Holder. 
NOTE.—One-piece Casing. 


Large Contact Spring 
Efhcient Cord Grip. 


о Рлтвит. 


5 The PERFECT SHADE CARRIER. 


Manufactured ‘by 


HOLDERS, Ltd. 22. 


— 'SILVERMILLS, EDINBURGH. Adjusts Tiself to all Shades. 


No screwed rings to try tempers 


Prices and Particulars ол Application. А second to remove от replace a “Shade. 
i J * v 
й | D Telegram: : 
` „ KERSONS BIRMINGHAM. 


| 5 NN ш: | i aff | | 2 
0 M a 3 5 \ | il i | : ; 
di Mf | \ | | | HH | i , | | 
THE KERSONS MANUFACTURING CO, Iro. 
PROMPT DELIVERY. Wainwright Street, Aston -> 


S.P., D.P. and 2-wsy. 


BIRMINGHAM: _ 
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— THE — 
West minster Engineering Co.,  CARTONS 
WILLESDEN JUNCTION, N.W.10, 
UNDERTAKE THE FOR THE BATTERY TRADES. 


Rewinding and Reconstruction of Dynamos, 


Manufacturers of all kinds of Cardboard Boxes, &c., 
Motors and Alternators. 


used In the Dry Battery and Accumulator Trades. 
IMMEDIATE DELIVERY. 


О 
o 2, Те!ерһопе: HILLBAR PRESS Works: 
E = RS 70 INSBURY PA ENT. LEYTON 6 
О c 6794. 3 i V ' 
T: zo LONDON, E.C. 2. EAST HAM. 

Q , | | 
5 ul 8 a 
>л = 
i is CARELS be 
о 2 О 2 : B aM OIL 
> oo 1g 

DROP VALVE 
= & UNI- FLOW , 


LONDON OFFICE 


1000 KW. STATOR. 


A 1 HEATH = SERENA 


BALANCERS, MOTOR GENERATORS, AND OTHER CARLTON HOUSE REGENT S? 


MACHINES OF SPECIAL DESIGN. WATERLOO PLACE.LONDON. S WI 
Telephones: Willesden 1700. Ф Telegrams: '* Regency, Phone, London." Telephone Regent 5484. 


- Б 


ТНЕ ARTISTIC SHADE CO,, 


ы For stocking our 
жэ Six Reasons Lamp Shades and Standards : 
ы! 
| 


эсс — 146, KENSINGTON HIGH STREET, 
>ы е Artishasd. Londen. » LONDON , W. 8. Park, 4031. | 


.- They are artistic in conception. 

2.— Unique in design. 

3.—Unequalled in workmanship. 

— 4.— Competitive in price. 

y 5.—The enormous demand. 
6.—Prompt delivery. 


Send us an open order, say, for £1 0, £20 or £50, 

of varied designs and enable us to prove to you 

that our lamp shades and standards are the finest 
selling proposition on the market. 


ТОШТЕ 
Manufacturers of 
MICANITE. 


HRAD BROWN MOULDING SHEETS: FLEXIBLE MICANITE. IMPROVED QUALITY for 
COMMUTATOR SEGMENTS (milled dead to gauge), MICAFOLIUM (sheets and rolls), MICA 
CLOTH & PAPER. MOULDED RINGS, TUBES, TROUGHS, BUSHES. WASHERS, &c. &c. 
PHENOID Sheets, Cylinders, Tubes and Washers. 


MICA. 


CUT & GAUGED (or roughly trimmed pieces). MICA SPLITTINGS, &c,, &c. 


ans 


& + 


VOLTA WORKS, BROMLEY (KENT), LONDON, S.E. Тїгї КУУ LONDON” 


«NAI ШЇЇ ИШ ОТЦА ТООТООР ШШ ШИШИШИ ШИШИШИ ШИШШЩШЩШЫШШШЩЕ 


Е ШШШ 
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# 


Each pocket easily WITH SINGLE POCKETS. Patent No. 9845/11. 


and separately f | | For VENTILATION. for GERMS, & for TURBO-GENERATORS, &c. 
removable. E 


' FILM COOLING TOWERS, Ltd., 2 


Working at a vary ЫШ 124, Chancery Lang, London, W.G.2. | >Р 
low resistance ү „устат: o Works: MIDDLESBROUGH. ese ene. Ч > 


Whg . , 
S 1940 Over 60 Plants installed for Filtering 1,500,000 cubic feet of air per minute, 
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There is NO non-starting loss, and does not limit Consumers’ Consumption. 
There is neither wear nor friction. NO MOVING PARTS. 

REGISTRATION ACCURATE AT ALL LOADS. Voltage drop low. 

Adjustments and Tests Unnecessary after Meter is installed. 


Short-circuiting impossible. Large overload capacity. MAINTENANCE— NIL ! 


FIVE Y:ARS’ GUARANTEE. 


REASON MFG. CO., LTD., | BRIGHTON. 


Telegrams: '' Reason, Brighton ““ | | Telephone: Р.О. 336. 
0 (CL G, 0C» 0S 40€ 0L, == (a 1c 0 


0 (C 0)? 0G) ӘС 
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BASTIAN METERS 
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TURNGCK'S 
EARTHEN NG CLIP. 


‘PATENT. МӨ. 14 31 7 2. 


THE : CLIP .THAT IS: SUPERIOR. 


RECOMMENDED! 
1 
BECOMING: 


& SPECIFIED ' 


POPULAR. АД M 


DIRECT FROM THE MAKER: 
G. TURNOCK, | Clectrical Supplier. 
| High Street, Aston, Birrmindharn., 
à".- 7d. each. 1” - 1s. each. 1%” - 1s. Gd. each. 
'. Sd. „ 11 18. 3d r. 2s. 
Carriage Charged under 1 Gross. 


IRON CASTINGS. 


We specialize in the Production of 
Repetition Machine Moulded Soft 
Grey Iron Castings for 


THE ELECTRICAL TRADES. 


High-class Castings. Prompt Deliveries. 
COMPETITIVE. PRICES. 


THE WALLWIN COMPANY, 


Saltisford Iron Works, 
WV AR WW EC KE. 


-or HOUSING SCHEMES ... 


Selling in Thousands. 
THE BASTIAN METER CO, Ltd., 


Bartholomew Works, ‘Kentish Town, N. W. S. 


al? СВИНЯМ Со, 


CROFTON PRRK.S.E. 


4 um FOREIGN GOVERNMENTS 


SHEETS, RODS, TUBES, BUSHES, DISCS, WASHERS. | 


Вико vown Ergas rea AmOYE TO: 


AUSTIN & HA 


" Austayes, Баъзе, London.” 


WOODSIDE WORRKS, 
9 HIGHGATE, LONDON, М. 
Telephone: 1476 Hornsey, 


ON BEST WORK'|. 


- 


pae 


— À—- 


lde 84, 1020. 
НЕТА: 


‘AALAND & CO., Engineers, 


MANUFACTURERS} OF 


FANS, BLOWERS :&. EXHAUSTERS, 


For VIA Cool- 
ing. Drying, Heating. 
also Fans for For ge 
Fires, Cupola Furnaces, 
or other purposes requir- 
ing a powertul blast or 
suction. 


List No. 45 on applieation. 


ys DIRECT - CURRENT 
MEW over 60 Years. MOTORS up to 4 b. h. p. 


203, QT. DOVER aegrum! LONDON. S.E. 1. 
ABO "Code 5th Edition. LMINE BzbisT, Lon non.“ 


(ШШШ URINE UN A 
BEST QUALITY 


CEILING ROSES. 


PROMPT DELIVERY. 

Gan also quote for Early Delivery: 
CUT-OUTS—Oblong and Bow. 
SWITCHES—5-amp. Tumbler. 
SACK CELLS, &c. 

ELECTRICAL 


ERNEST GRIFFIN & GO., “Serr. 


Electrical Supplies and Appliances, 
80, NEWINGTON CAUSEWAY, LONDON, S.E.1. 


Wholesale and Export. 


Sovran AOR 


ЫЙ 


"i ШЕ 


me READY SHORTLY. Tenth Edition, 


DYNAMO & MOTOR ATTENDANTS 
^ THEIR MACHINES 


By FRANK BROADBENT, u. k. E., etc. 


The fact that over 35,000 copies of this well-known text book 
have been sold is ample evidence of its technical value. The 
tenth edition is nearly ready, and contains 212 pages with 110 
illustrations. А splendid chapter on accumulator management 
is included. For real value to those for whom it is written 


IT STANDS UNRIVALLED. 
It is officially recommended by the С. & С. Examiners, 


Cloth 8vo 4s. 6d. net. 


Of all Booksellers, or 4s. 10d. post free from 


$. Rentell & Co., Ltd., 2:29: vocem оге. 


T Strand, London, W.C. 2. 
JJ T ere и ерни EE 
Price. 2s. Od. net. TEE Post Free, 2s. 2d. 


COMMERCIAL ENGINEER'S POCKET BOOK. 


ELECTRICITY SUPPLY. 


A Handbook for Publicity Department Managers, Electricity Supply 
and Contractors’ Representatives. 


By FRANCIS Н. DAVIES, A.M.I.E.E. 


The ELECTRICAL REVIEW, Ltd., 4, Ludgate Hill, London, E.C, 4 
J= 00 d. n amm 000 08 
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PRINCEPS & CO., Air FILTERS, Оп. EXTRACTORS. 


SHEFFIELD. 


LONDON OFFIOE : 
64, VICTORIA STREET, $.W.*, 


‘STEAM DRYERS. STEAM TRAPS. 
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of close joint conduit, only too clearly exposes the 1 
features at fault in the manufacture of material which 
is at present being introduced on to the Electrical Market. 
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Ts above illustration being а facsimile of specimens 


The contrast formed between. the lap-seam and the 
genuine Simplex Close Joint only goes to show once more 
that the premier position in the Installation World has 
decidedly been attained, and moreover, maintained by no 
other than Simplex Conduits, Limited. 


It is undoubtedly owing to this fact that the imported con- 
duit simply cannot take part in the activities of the Electri- 
cal Contractor when once that he has experienced'the:very 
satisfying results effected by having installed the Simplex 
Safety All-Steel System for Conduit Wiring. i 


Simplex Conduits have a smooth, clean and regular interior, 
without obstructions or cutting edge by which the insulation 
of the circuit wires may be destroyed. The fittings are of 
the same high quality, so that there can be positively no 
excuse to-day for ineffectuality in any Installation, for 
Simplex Conduits, Limited, have undoubtedly led the way 
with Efficiency and Service as fundamentals in their 
business transactions. | | е 


` INCREASED OUTPUT. 
PRICE REDUCTION 


IN 


CLOSE JOINT, SCREWED WELDED, 
SCREWED BRAZED & GALVANISED CONDUITS. 


WRITE FOR NEW PRICES. 


SIMPLEX CONDUITS, [лмїтЕр, вікміснАМ: 


LONDON: 113—117, Charing Cross Road, W.C., and 14 Branches. 
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SWARREN, LIMITED, 


Eleotrioal Power Engineers. 


ARMATURE WINDING 


General Repairs to Electrical Machinery. 
PROMPT DELIVERY. 


. MOTORS, A.C. & D. C. 


In Stock. 


Oftioes and Works: Showrooms : irish Office : 


Э to 12, PHCENIX PLACE, 62 & 54, THEOBALD'S ROAD. MONASTEREVAN, 
, HOLBORN, W.C. 1. HOLBORN, W.C. 1. Co. KILDARE. 


‘Phone: HOLBORN 1164. MUSEUM 6064. 


——— с=з — 


75 Illustrations. 7 Tables. 10%, Post Free 10/6. 


APPLIED MAGNETISM. 
By J. A. KINGDON, B.A. 
(formerly Math. Schol., Pemb. Coll., Oxon.). 


THE ELECTRICAL REVIEW, Ltd., 4, Ludgate Hill, London, Е.С. 4. 


WE MANUFACTURE E 
0.0. MOTORS, From @ 1/16 to 3 H.P. 
DYNAMOS, MET. oe T 
MOTOR-GENERATORS, ЕЕ 6 


Sole Agents for Lendon, 1 
South „ and ` 
THE CITY 
ELECTRICAL 
co., LTD., 


{, Emerald Street, 
LONDON, W.C.1. 


SMALL POWER DYNAMO. & Motor C0. n. 


Old Lane, Openshaw, Manchester. 


THE LANGLEY MFG. CO., 
8, Luther Rd. тенни, Middx. 
Telephone : - - Kingston 2412. 


Send us your Enquiries for Metal Stampings of all descriptions. 
We also manufacture Wall Blocks round å square in large quantities, 


902-335 
o2- D 2 


OVERS & CASINGS. 
BLOCKS, CLEATS, 

3 BOARDS FOR SWITCHES 
In Stock and made to any Design. 
ACCUMULATOR CASES and 

oranes: PEE сасе to to оаа [ 


J. F. & G. Н AT RI RI iS. | кез 8. | Localising High-Resistance Breaks in Cables. 


SAWING, PLANING, MOULDING & GENERAL WOODWORKING MILLR— 
532, WILSON ST. FINSBURY, LONDON, £.0. 2. The ELECTRICAL REVIEW, Ltd., 4, Ludgate Hill, London, E.C. 4. 
Telephone No.: 1168 London Wall. Telegrams: ‘‘ Fandecors, Finsquare, London.” 


Price Дав. Post Free Is. ad. Оету 4to, Paper Cover. 


MEM ML 1 — ͥ — — — 


MV. u · 18. 


Zi emer 3 


The “ALPHA” 
CABLE CONNECTOR. 


os NO SWEATING. 9 
MADE IN ALL TYPES & SIZES. 


SOLE SELLING &CFNTS: 


HASLAM AM = STRETTON, 15 


ТӨ | d "ВНШ ‘THOR CARDIFF” C 


"SISTOFLEX"' . 
GREY INDIA & SUPERFINE EGYPTIAN TAPES 
for 


ELECTRICAL. INSULATION. 


Large stocks of all widths 1 8 qualities always on hand. 


WEBS, SLEEVINCS AND COTTON TWINES. 


COMPETITIVE PRICES. PROMPT — 


SPICER BROTHERS, I] 


Prices and 5 on application. 


TERÁ- 
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= ARTHUR PREEN а Co., Id.. 


BRASS 


‘ity SCREWS, 


NUTS, BOLTS, 
TERMINALS. "оона, cane 


LONDON, N.W.2. 


Management and Staff of 


Sloan féctrical G.14 


(LONDON, MANCHESTER, EDINBURGH & GLASGOW) 


| Wish Old and New Friends a Happy 
| and Prosperous New Year, and extend 


a cordial invitation to visit new showrooms 


now open at our London premises. 


Telegraphic Address:—" THEOREM PATRICRO 


GARDN ER 
Gas and Oil Engines 


Vertical High-Speed Type for 
coupling direct to Dynamos. 


From 5 B.H.P. to 120 В. Н.Р. 


Produ as 7 
65 B.H.P. at 500 Re 


1 L. GARDNER & SONS, Ltd., 


п Hill Engine Works, 
лае MARGHESTEN: 


NORRIS, HENTY & GARDNER'S, Ltd., 
GARDNER HOUSE, 
115, "ue коа Street, London, Е.С. 4. 
leph 206 9498 & 9494 Cit ү 
Telegraphio руз ** NoRNODESTE, CENT, Lo , 
Glasgow Showroom: 124, ST. ушет ST. 


— 
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CREDA ELECTRIC 


It is time to think about Autumn and Winter stocks. 

Creda Electric Fires repay investigation, they аге designed 
. and made with full knowledge of what an electric fire 

should be. 

The bars are highly luminous and unbreakable. There 

is a full range of patterns and sizes, and the prices 

suit all requirements. 

Creda Fires can be sold with the utmost confidence. 

The prices are as right as the goods. 

Send for illustrated catalogue. 


ч — n] 
> 


CREDENDA CONDUITS Co., LIMITED, 


WHITEHOUSE STREET, ASTON, BIRMINGHAM. 


LONDON ... .. .. Messrs. Baxter & Caunter, Ltd., 219, Totteaham Court Road, W. I. 
GLASGOW .. .. aes e. Messrs. Patersen & Service, 38, Bath Street. 
MANCHESTER .. .. ... .. Мг. R. Foster, 196, Deansgate. 
STOCKTON-on- E "c Меш. Fairless Engineering Supplies Co., Ltd., Albion Street. 


SWANSEA Mees. Electrical & Mechanical Trades Supply Co., Russell Buildings, St. Mary Street. 


| FULLER TRANSFORMERS 


AND A.C. MOTORS. 


" 
ШТ i 


| wmm. nimm 


HIGH EFFICIENCIES & SHORT : DELIVERIES. 
The FULLER ELECTRICAL & MANUFACTURING Co., 
5, Chancery Lane, LONDON, W.C. 2. 


Works : "Phone No : Walthamstow 136. Telephone No.: Holbora 144 
Fulbeurne Road, Walthamstow, LONDON, E. 17. Telegraphic Address: "F ullmage Fleet Lad 
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TESTING RESISTANCES 


For Calibration and Experimental Work. 


— 
B ——— — —— — a — Е o a · aAùAu———— 


We manufacture Resistances fer Meter Testing, Phetemetis j, 

Work. Wireless Telegraphy, Cinematograph, Theatre Dimmers, · | 

| Arc Welding and for all purposes. | 
! 


Please address your enquiries te »— 


THE CRESSALL MANUFACTURING Co. 


|! 40 & 41, Staniforth Street, BIRMINGHAM. JJ 


реа. JUST PUBLISHED 27257 


The "ELECTRICAL REVIEW” . 
LIST OF 


ELECTRIGITY - UNDERTAKINGS 


E: he United V jm Dominions and 
Foreign Countries. 


Giving:—SuPPLY AUTHORITY, CHIEF ENGINEER, 
NATURE AND PRESSURE OF SUPPLY AND 
PLANT CAPACITY. 


LONDON: 


The " ELECTRICAL REVIEW," Ld., 
4, LUDGATE HILL, E.C. 4. 


Paper Covers, 18. Post Free, 1s. 2d. 


[елет T a EU EENES 


THE COAL CONSUMPTION OF 
POWER PLANTS 


BONUSES FOR “COAL SAVING. 


ROBERT H. PARSONS, 
M.Can.Soc.C.E., Assoc.M.Inst.C.E. 


24 Pages. 5 Diagrams. 


THE ELECTRICAL REVIEW, LTD., 
4, Ludgate Hil, London, E.C. 4. 


THE 


*ROBINSON" 


Two-Motor Type 
MONORAIL ELECTRIC TRAVELLING 


HOIST. 


The "Robinson" Hoist is an indispensable 
aid to efficiency and labour economy in any 
workshop where the necessity for lifting and 
transporting heavy goods occurs. 


It is both rapid and reliable, and will withstand 
the hardest conditions of service. 


Being made under manufacturing conditions, 
and by the extensive use of jigs and gauges, 
interchangeability of parts is ensured. 


MADE IN ij, 1, 2 and 3- TON SIZES. 


Submit your transportation problems to 

us, when the benefit of our expert advice 

and past experience, will be entirely at 
your disposal. 


Manufactured by 
WILLIAM ROBINSON, 
Victoria Works, Wiggin St., Birmingham. 
Sole Agents— 
THE MIDLAND SUPPLY CO, 
Carlton Buildings, 35, Paradise Street, 
BIRMINGHAM. 


Wire Phone 
" FREQUENCY, Midland 
B'HAM." 2797. 
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“ARMCO” STEEL ELECTRICAL 


SHEETS 


rr Generators, Motors < Transformers. 
MINIMUM CORE LOSSES. 


GRADES | MIDDLETOWN MIDDLETOWN MIDDLETOWN 
ELECTRIC TRANSFORMER TRANSFORMER (Special) 


For FuN Particulars and Prices apply to Sole Agants: — 


18, Dartmouth Stroot, — 
S. H. MORDEN & C? * WERIAINSTER. a. wi. 


LONDON 


SIOCKS 
| VLR 
Compare "m 


PRICES ссе 


CABLES 


S.G.LEACH QC2 Ltd. 
26/30 Artillery Lane LONDON EC. 


Sole Factors for Great Britain а Ireland 
of the 


кылыны INSULATED WIRE 
Q CABLE WORKS 


Amsterdam 


V TYPE S.D.B. 


SUITA BLE 
CHANGE- FOR ° 
Ty ee CIRCUITS 

OVER € — 
SWITCHES, — FLL 500 VOLTS. 


WILLIAM M°GEOGH & CO., 02. 


Lieciricail Engineers and Ships’ Brassiounders, 


28. West Campbell Street, GLASGOW. Warwick Works, BIRMINGHAM. 


— — — — — 


— 4 


EE — —— — — M: — —À " 
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Stuebing-the Universal Truck 


Keep your products on inexpensive plat- 
forms, roll the Stuebing Lift Truck under- 
neath, raise load and it can be carried 
away with speed, safety, and economy. 


Universal in its fullest sense, the Stuebing self-loading truck 
will ‘lift and carry every class of goods—bulky packages, 


odd engine parts, sacks of flour, cement, heavy cases, 
barrels, high loads of flat products such as paper, &c., &c. 
The Stuebing is the choice of the greatest industries, having 
been installed ге the Ford "Motor Co., Globe Wernicke Co., 
H. J. Heintz, Bush Terminal Co., Standard Oil Co., Eastman 


Co., Arm &С d hundreds of oth o-dat 
firms ibroczhout the world. s ï аы R 


Write for Particulars to 


MACHINERY DEPARTMENT, 
MILLARS’ TIMBER & TRADING CO., Ltd., 
Pinners’ Hall, London, E.C. 2. 


M 77 


Stuebing—The choice of the Greatest Industries. 


NOW READY. 


THE 


ELECTRICAL 
ENGINEER’S 
DIARY 


FOR 


1921 


600 QUARTO PAGES. 


A Remarkable Compilation. 

Should have a conspicuous 

place on the desk of every 
Electrical Engineer. 


Price 10/6 C s 


London: S. DAVIS & CO. 


ЗО & 31 ST. SWITHINS LANE, E.C. 


The Risk and 
the Remedy 


Some Firms: put off Fidelity Insurance 
until they experience a serious loss. 
This is very unwise. For a small 
annual premium the “ National Guaran- 
tee will insure you against loss through 
Fraud’ or virgen a and also assist 
you, # desired, in selecting trustworthy 


persons ог youristaff. 


Collective Suretyship is а leading feature with 
the ‘ National Guarantee," who have s - 
шей in Fidelity [Insurance for over alf a 
century. It is simple in its working and free 
from unreasonable conditions. Send for 
specimen policy and form “К,” containing 
seven simple questions, showing the particulars 
required for a quotation. 


T 


NATIONAL GUARANTEE 
& SURETYSHIP ASSOCIATION, 


Head Office : 67, George St., Edinburgh. 
London Office : Finsbury Pavement House, E.C. 2. 
Founded 1863. 


А Wireless Symposium. 


HOSE WHO ARE INTERESTED in Wireless should 
not fail to read the OCTOBER number of the 
GENERAL ELECTRIC REVIEW. This number contains a 
group of articles on some of the most recent developments 
ia Wireless Telephony and Telegraphy. Written by the 
engineers responsible for the design or erection of the 
apparatus described, these articles make available a fund 
of extraordinarily valuable information on certain practical 
aspects of-radio communication. 


The GENERAL 
ELECTRIC REVIEW 


(Published Monthly by The General Glectric Co., 
Schenectady, U.S.A.) 


is a paper of high technical interest. It deals from time to 
time with every phase of the electrical engineering. 


eee - — 


Below is a list of sübjech discussed in the October number :— 


THE DEVELOPMENT AND 
: COMMERCIAL APPLICATION OF RADIO COMMUNICATION. 


—. TRANSOCEANIC RADIO COMMUNICATION. 
RADIOPHONE TRANSMITTER ON U.S.S, George Washington. 


THE 
ALEXANDERSON SYSTEM FOR RADIO COMMUNICATION, 


SOME PRACTICAL OPERATING 
FEATURES OF TUNGSTEN FILAMENT ELECTRON TUBES. 


THE PRODUCTION AND MEASUREMENT OF HIGH VACUA. 
Part V.—Manometers for Low Gas Pressures. 


A SrECIAL FORM ОЕ PHOSPHOROSCOPE. 


THE CooPpER HEWITT LAMP. 
Part II.—Development and Application. 
Single Copies 2 / each, including postage. 
Annual Subscription 4&5; 3 including postage. 


New and renewal sabecriptions, and orders 
for single copies, should be sent te— 


The GENERAL ELECTRIC REVIEW, 


77, Upper Thames Street, Londen, E.C. 4. 
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Don't make а New Year Resolution 
to try for New Trade 


Get New Trade with Lalley! 


Many a country house owner, with his house full 
of guests, at this moment feels that pressing need 
for Lalley Light, which means a sale for the first 
Lalley Agent who approaches him. 


A little personal effort on your part N. OW should 
bring vou in touch with many such “ prospects." 
Our national advertising has created desire, and 
recent festivities have proved the need that will 
profit you both in cash and goodwill. 


Think of the houses in your district which are 
lighted by obsolete or ineffective. means—the 
dreariness—the labour—the inconvenience—even 
the danger. 


Now go to the residents in those houses and 
show the other side of the picture—the ease, 
comfort, convenience, safety and economy of 
Lalley Lighting, with Lalley Power to save 
labour in house, laundry, dairy and barn. 


Whilst others are "resolving" you can be 
"making" trade. | 


| AND POWER PLANT 


Model H, the crowning triumph of eleven years' test 
in tens of thousands of homes, complete with Storage 
Battery, Water Tank and Switchboard ready to 


install, costs only 
BRIEF SPECIFICATION :— Bingle-cylin- 


der, water-cooled, 2 н.р. two-stroke engine | ; 

to run on petrol or bensole. No valves, RETAIL 4 1 ; 7 О PRIOE 
springs, cam-shaft or timing gear. Speed | 

eontrolled by centrifugal governor,  Ball- 

bearings, compound-wound generator, out- IMMEDIATE DELIVERY | 


put 1960 watts, 115 ampere-hour battery, 


Mp e D Selling Agents are still being appointed in districts where we are 
oocupies а floor space of ошу 4 ft. square. not represented. Write for terms and details of how we help you. 


STUDEBAKER, LTD. 


(LIGHTING PLANT DEPARTMENT), 
117—123, Great Portland Street, LONDON, W. I. 
Telegrams: ‘Studebaker, Weede, London." Telephone : Mayfair 5104 (4 lines). 


. VACUUM CLEANER. 


No Gold goods are sold without the “ Hall- 
TN Mark." No Vacuum Cleaner should be sold 


` without a Faraday House Test. Send for 
copy. Every Machine guaranteed to reach 
i this standard. 


E30 


on any 
Current. 


Send poeteard TO-DAY for termes. 
Bole Menwfaeburors and Potontoss : 


The TURNER ASPIRATORS, Ld., 


Dept. E., 87/9, Aldgate High Street E. 1. 
Telephese: Centeal 16861. 


12 — € Pieudh Yard, B.C. m. 


d Ц 


LUPA TLLA IITTI 


E have the finest plant ín the 
country for the Quality Pro- 


ИШИЛШШШШШИШИШИШ 


duction of small components, such 
as screws, studs, connecting-rod bolts, 
eye-bolts, &c. 


{ 


T 


ll 


We shall be pleased to quote for large or small 
quantities upon receipt of drawings or sample. 


III 


ШШШ 


= “THE COVENTRY ” 
REPETITION. CO. LIB. 
COVENTRY. 


Telegrams: REPETITION. 


ШИНДИ 


ШШ 


ИЇШЇЇЇШЇЇЇШЇШЇЇЇШЇЇЇЇЇЇЇЇЇЇЇЇЇШЇШЇШИЇШШЇЇШЇЇЇШЇШЇЇЇЇШЇЇЇШЇШЇЇЇЇЇЇИИИЇШЇШИШЇЇЇШЇЇЇЇЇЇЇЇ 
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THE “LITTLE BRITON” 


| Make that simple 
6 wiring job a 
big lighting 


achievement 


OU can easily do this without 
exceeding the most lim:ted estimate. 
Mazda lamps cost no more than 
other lamps; but they impart dis- 
tinction to any installation in which 
they are employed. The invariab’s 
specification and use of Mazda lamps 
will make every job you undertake 
a huge success. 
Your customers will be delighted with 
the brilliance and quality of the illumin- 
ation and the economy in current 
consumption. You will be pleased with 
the profitable bus- 
iness which 
comesto you 
through the re- 
commendation of 
clients on whom 
you have con- 
ferred the in- 
estimable bene- ° . 
fits of Mad Electric Lamps 


lighting. Made in Rugby. 


Our Illuminating Ergineers are always ready 
to help you in designirg lighting schemes. 


he British Thomson-Houston Co. Ltd 
Mazda House, 77 Upper Thames St., London, E.C.4 
Works: Rugby Branches in all large Towns 
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EMPIRE WORKS. 


= .  WALTHAMSTOW. LONDON. E. 17. 


NICÀ:— Raw Mioa, In original cases as Imported. Mica Splittings, Mioa Washers, Mica Segments cut 
and gauged. Canadian Amber Mica fer Tramway Metors. Clear Miea for Magneto Condeneers, 
Stoves. Ground Mica, etc. 


MICAMTE : e Тһе standard built-up MICA INSULATION. Moulding Micanite, Commutator Micanite, 
Flexible Micanite, Micanite Paper, Micanite Cloth, Micanite Siik, Micanite Tape, Heat-Reelsting 
Micanite Plate, Micafollum, Micanite Tubes and Micanite Cemmutator Rings, in all shapes 
and sizes. | 


B. — 
А PAXOLIN e А Manufactured Product ef Paper and Synthetic Reelin. Theideal High-Tension insulation 


for oil-immersion. Transformer Cylinders, Sheets, Tubes. Bobbins. Cendenser type Insulators, 
Terminals, &c., for High-Tension operation. 


EMPIRE OILED INSULATING MATERIALS (Yellew er Black) ? — High-Grade olled insulating 


Cloth, Paper, Linen, Canvas, Slik and Tapes (straight cut or bias). 


LEATHEROID, PRESSPAHN, VULCANISED ‘HARD 


9 


Е 


FIBRE SHEETS, RED КОРЕ PAPER, SHELLAC 
_ VARNISH, ADHESIVE RUBBER TAPE. 


Теіебгатг :—" MYTILITE, PHONE, LONDON.” TELEPHONES :CWALTHAMSTOW 738, 739 and 942. 


м к= ЧЕНЕ 


NELLIS 


REVOLVING 


CEILING FANS 


12" & 16" D.C. & А.С. N 
For any Voltage or Periodicity. N |: 
DESK and BRACKET, | 9 7 des 
CEILING, OSCILLATING, N „ 
CABIN, EXHAUST FANS, ёс. FEN NES 5 


cI 
7 


ERCOLE MARELLI 4 СО. LTD. 


Ercore MARFLLI а Co. ' Рањ House, 19130, Garlick Hill. 
Queens V V $c ' toria Street, 


Works: SESTO 8. GIOVANNI, LONDON: EG. 
MILAN (italy). | ТЕШЕ ыз Lurena Cannon. Londen. 


2} 
T 


1 


Mg “ШЕ 
ANITE & “INSULATORS Сото 


Бүгө 


— 
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The fact that the Watt Motor develops full load 


AT STARTING 


three 
in- 
ing 


ined from any other 
d from 


Ltd. 


tor; no 
plest and most 
—the ideal for 


ue 18 


t 


ge places 


Mills, &c. 


induction motors. 


ici 


LI 


ivere 


um 


d 
ine Shops, Laundries, Furni- 


inemas, 


ing {ога 


18e 


There are no start 


tances with the Watt Mo 


brush gear. It is the s 


reliable A.C 


with a starting current not 
This start 


above full load ampera 


lass by itself. 
times as great as that obta 


torque at starting, 


exceed 


it 


to 75 H.P. can be del 


ing resis 
motor ever dev 


less than ordinary 


50° 


ing 


inac 
sizes up 


ip-rings or 


stock for standard voltages and period 


ture Factories, Pumping Plants, C 


And it costs 


Most 


duction motor of equal H.P. 
or regulat 
Printing Works, Mach 


sl 


/ 
j 


7 
7 


will be glad to quote you. 
"HOUSE. 


We 
PREMIER. 
SO SOUTHAMPTON ROW, 


LONDON 


* 
A 


W.C. 


THE ELECTRICAL REVIEW SUPPLEMENT. [December 81, f. 


Reliable Power Plant for 
Central Stations. 


Continuity of operation is of greater 
importance to the Central Station 
Engineer than to any other power 
user. In a Works or Mill, a break- 
down, although a serious matter, is local in its 
effects. But a stoppage in the Central Station is 
widespread in its consequences, apart from the 
loss of revenue entailed. Reliability of the plant 


| 

is therefore of supreme importance. Browett- | 
Lindley's Steam Engines are reliable in operation аат 3 d 
being simply and sturdily constructed to be as 

*trouble-free" as possible. The many repeat 

orders we receive from 


Electricity Generating 
Stations and other large 
users of power is confirma- 
tion that our “reliability | 
first policy is the correct 3 
one. Our advice and experi- P 
ence is freely at your service. 
“= wee ‘abi tae 
— s ё e 
Send for our list of Cr — 
Users — it contains wer PETAT TRIS 
some of the largest 
stations inthecountry 


BROWETT, LINDLEY & C0., LTD., 


Sandon Works, PATRICROFT, Manchester. 


London Office: Amberley House, Norfolk Street. 
Glasgow Office: “Sandon,” Westerton, N.B, 


EFFICIENCY, STOCKTON. 


CLEVELANDMETALQ Ev. iones 


— Ä а ee eee 
~ - 
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DEARBORN TREATMENT 


Effects a Large Reduction In Fuel Expense 


er 2 ̃ꝗ«7˖§ꝗ:᷑; s ES җн 


W. E. MARSON, LTD., 


Eagle Works, 
Durham Greve, Hackney, 


LONDON, E. 9. 


Telephone : 


by keeping the boiler tubes and sheets free from Scale. 


Corrosion Pitting, Foaming and other injurious action 
of the boiler water also prevented. 


Treatment is made to suit conditions at each plant, as 


а ' shown by analysis of the water. 
SCIENTIFIC, | 


SURGICAL, 

ELECTRO-MEDICAL, 

WIRELESS, MOTOR, 
&c., &c. 

We Specialise in 

Battery Boxes, Accumalator Cases. 


WE INVITE YOUR ENQUIRIES. 


DEARBORN CHEMICAL CO., 


NBW YORK. TORONTO. CHICAQO. 


British Agent: DONALD WALKER, 
2, Newcastle House, Northumberland St., London, W. 


Ge ОО ЕКЕ MN . r r ß 0 0 GE eS 0 
A PULLY-ILLUSTRATED PAMPHLET 2 in detail the 
tus aired: eost. methods ef use, time taken. prac- X R AY 
tichbility et different methods, and a mass of other useful [—] 
information en the application of X-Rays to ascertaining the 
purity er homogeneity — жей sees materials. 
А, aiid nae iim iras. | EXAMINATION 
Twyford Abbey Works, Acten Lane, Harlesden, OF М АТЕВ | A LS : 
London, N.W. 10 - - - Tel.: Willesden 3055. 


AR MATURES REWOUND. 


DYNAMOS AND MOTORS REPAIRED. 
MANUFACTURERS OF RESISTANCES FOR EVERY CONCEIVABLE PURPOSE. 


тагат: опто Mantente. AUSTIN WALTERS & SON, GAYTHORN, MANCHESTER. 


THE COX-CAVENDISH ere co. 


LTD., 


— 8 


m 


- to all types of Electrical 2 
2 | Machinery. - 
: : | NORTH 2066. : 
2 WHITE, JACOBY & Co., Ld., = 
z Bayham Place, CAMDEN TOWN, LONDON, u. w. 1. = 
ET TTTTTTTTTTTTLTTLLTTLTTTTLTTTTTLTTUELTTTTTTTTTTTTTTTTTTTTTLTTTTTTTTTDISCTHLLLLLLTTTLIITTE 


MICA! 


MICA ?! 


MICA 


Commutator Rings . . . . . Spark Plus Merchants & Manufacturers, 

Commutator Segments Condensers L . . . . . . . . H. E. ASHDOWN (Birmingham), Ltd., 

Tubes, Washers, ce. Wireless Apparatus, &c, Kc. 137, Guildford St., Lozells, Birmingham. 
If you require quality just sabowe the ordinary, send to wm. 


OVER 20 YEARS’ EXPERIENOE. 


"o FORGED COPPER om уы | 


CABLE SOCKETS 


The PERFECT socket at the RIGHT PRICE. 


| DELIVERY FROM STOCK. 


23 
te 
16 
B. N. f. 


BARLAW ENGINEERING Co., Lidl. 


47, VICTORIA STREET. ео: 


* * "LO жа" 


Dea all Electrical aa as 
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REGISTERED TRADE MARK. 


E. BROOK, Г” 


EMPRESS WORKS, HUDDERSFIELD. 


Telephone Nos. : 1629-1630. Telegrams: Phase, Huddersfield." 
Branches : 
LONDON: 11, QUEEN VICTORIA STREET, E.C.4. 
Telephone. City 4468. Telegrams: ‘‘ Phasebroo, Phone, London." 


LEEDS: 49, BASINGHALL STREET. 


Telephone: Leeds 23396. 


MANCHESTER: 54, CORPORATION STREET. 


Telephone : Central 6264. 
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J. P. Hall C°- Tu. = 
OLDHAM. 
MOTORS 


AND 


DYNAMOS 


FOR 


Direct or 
Alternating 


Current. 
60-H.P. О.С. MOTOR WITH BEOPLATE ANO OUTER BEARING. e e e ф e e $ e $ Ф 


Fig. No. 378. 


SUB-STATION CONVERTING PLANT. 


INSTAL. 


Mercury Авс RECTIFIERS. 


Ld 


Negligible High efficiency 
Maintenance. over a wide 
— range. 
Noiseless in Po 
Operation. Small Dimen- 
| | sions and Light 
| | Weight. 
No Running — 
ane No foundations 
Any pressure Over 130 large 
up to |р Plants шотЁїп 
1500 v., D.C. | dis or on order. 


550 KW., 600 Volt Mercury Arc Rectifier Equipment at the Feter, Ceiller, Kohler 
Chocolate Factor;, Orbe, Switzerland. (Manrfactured ty Brows, Вст i & Co.) 
For particulars apply to :— 


POWER-RECTIFIERS LIMITED, 


9. Old Queen Street, Westminster, S. W. l. 
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IMMEDIATE DELIVERY 


SIZES FOR 


250 R.P.M. 


150 B.H.P. 


250 R.P.M. 


200 B.H.P. 


"Н % Lodgate Hill, Lenden. B.C. 6, 
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OR the Elec- This system has 


tric Lighting been used on a 


М large number of housing 
of Small Dwell n 


ings there is no more a few of them have been 
economical method of collected together in an 


running the wiring, artistic booklet, a сору of 
none more efficient or high which will be sent to any 
class, and none less obtru- responsible person who ap- 
sive when in position, than plies on printed letter paper 
the Henley Wiring System. or who encloses a card. 
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ME 


W.T. Henley -s ДЕ 
Telegraph i HES 
Works Co., : 
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London, E. C. 2. 
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WATER 
APEX COOLING 


SWITCH jun 
Our long experience 


Ё; in supplying Water 
== р M — — nm " 1 Coolers of every de- 

4 scription and for all 
purposes to many of 
the largest organisa- 
tions in this country 
enables us to give B 
advice— based ир on 
years of practice —as 
to the most suitable 
Cooler for any given — 
conditions, and to 


Р — A ЖУ 

р guarantee re- | IX 

KE ау sults from any «UT. 
plant supplied — 


by us. Let us tellyou 
ol the many installa- 
tions we have made 
and of the satisfaction 
which our customers 
experience. 


SWITCE © 


PERFECT ACTION. 


The Apex Switch has a quick MAKE 
and BREAK." 


It cannot be put “ON” or “OFF” 


slowly and is therefore practically 
impossible to burn away the contacts. 


FOOLPROOF. 


The blades are held in the “OFF” position 
MECHANICALLY when the cover is open 
and cannot be put “ON” until cover is 
closed. 


ENGINEERING 
CO., LTD. 
Btation Works, 
— А | — ре Shalford, 
BEDS — Nr. Guildford, 

^] — Surrey. 


“5ТАСС” 


—— GRIP — 
FITTINGS. 


CHEAPEST 
AND 
EFFICIENT 


“APEX” Switch FUSE. 


The action in the Switch Fuse is a parallel 
one, the arc being distributed over all four 
contacts at one and the same time—ex- 


tremely quick MAKE and BREAK. 


SWITCH BLADES are removable. 
SWITCH Is watertight. 
ENCLOSED FUSES easily replaced. 


Write for Catalogue No. 298. 


DRAKE & GORHAM WHOLESALE, 


LTD., 


TEST MADE BY LARGE CORPORATION 
ON THESE FITTINGS. 


i" STACC ELBOW. 
Millivolt drop. 
5 amps. Elbow Tube Г: 
10 ,, 
20 . 


AVERAGE CONDUCTIVITY 80'5 per cent. 


H STEEL TUBES & CONDUIT CO., 
voor MM аса ALICE STREET, KEIGHLEY. 
BELFAST - - -  - 63, Victoria Street. Td : 260, 


U 4989] — — "Bü EECIOL'EREW. ——————— SY | 
7777 ll, ZZ 2 LUH а 2 


Motors and Dynamos 
will stimulate your Goodwill - and ensure 
Peace for both you and your cllents. 
Supplied. in sizes from a quarter horse 
power upwards. 


Prices & Delivery Dates on request. 
Crypto ‘Electrical Co., Ltd., 


(Associated with the Lancashire Dynamo & Motor Co., Ltd..) 
Dept. C, Acton Lane, Willesden, 

= | | .. LONDON, N.W. 10. 

- (qub 2 == E = s | "Phones: Willesden 2240 (4 lines). 

XUI MV illl wires: Commutastor. Haries, London.“ 


. 


eee, 


| ИШ БОЛ Speciy ка 


à 'Heleby" е Rubber Cables 


| for internal wiring ` 
AN 
“Prescot” Mistake- proof 
Switch Cut- outs. 


British Insulated & Helsby | Cables, Ltd. 


Works : Prescot and Helsby. 


London Office : Lennox House, Norfolk Street, Strand. 
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CONTRACTORS’ COLUMN. 


[The following information is published in the interests of electrical contractors and others whe are seeking for openings for ne'v business. 
Considerable expense is incurred in the production of this columm, asd every care is taken te ensure that the information is new and aceurates, 
bat it will be understood that in a matter where so many correspondents are engaged, and where the amount of information te be handled is very 

. this cannot always be guaranteed. If alleged inaccuracies are reported to the Editors, they will be fully investigated.) 


[бешм 31, 1910. 


ABERYSTWYTH.—Buildings, the Pier, for the British Properties, Ltd. 

BARDSLEY (Orpbuau).—Re-erection of works, for Abel Lees & Sons, Ltd., 
Wheatfield Ironworks. 

BASINGSTOKE.—147 houses, for the T.C.; borough surveyor. 


BIRMINGHAM.—West Heath Sanatorium; District Surveyor, H.M. Office of 
Works, 42, Paradise Street. 
BOCKING.—School, for Essex E. C.; County Architect, Duke Street, Chelms- 


ford. 8 
BRIDGNORTH.— Public lavstories in Bank Street and additions to those in 
Bridge Street; borough surveyor. 


BRIGHTI.INGSEA.— Extensions, for the Wesleyan Methodist Trustees. 


CI. ECKHEATON.— School, offices, and maternity and child welfare clinics at 
Liversedge, for Spenborough District Council; the architect. Addi- 
tions to leather works, for С. Sampson & Son, Ltd. Additions at 
Scandinavia Mills, for Scandinavia Belting Co. Garage and 

mechanics' shop at Exchange Mills, for Charles Hirst & Sons, Ltd. 

COVENTRY.—Nurses' home, Leicester Street, {ог Coventry and Warwick- 
shire Hospital; the secretary. 

CREWE. —Maternity home and child welfare centre, Linden Grange, for the 
i Town Clerk? Parish hall, Wistaston Road; Rev. W. Н. 

rind, Vicar of St. Paul's. 

DARTON „ premises, for Mr. Wagstaffe. 

DATCHET (Winpsor).—Additions, Morning Star Inn, for Ashby's Staines 
Brewery. 

DEAL.—School, Park Street, for the Roman Catholic managers. 

DREGHORN.—Houses, Towníoot, with electric light work, for Ayrshire C.C.; 
J. & J. Armour, architects, Irvine. 

DUNDEE.—Business premises, Mid Street, for Cooper Bros. 

FLEETWOOD. —Additions, in Pharos Street, for the Committee of the Fleet- 
wood Cottage Hospital. Alterations to branch stores, North Albert 
Street, for Industrial Co-operative Society, Ltd. Alterations to 


emises in Lord Street, for London County, Westminster & 
arr's Bank, Ltd. 


GLOSSOP.—Rebuilding of r law institution cookhouse, for B. of G.; C. 
F. V. Fenton, Clerk to B. ol G. 


W to М Royal Hotel, for the Friendly Trade Societies 
u . 


HAWICK.—Premises, for Innes, Chambers & Co. Masonic hall, secretary of 
the Lodge. 


HUDDERSFIELD —Sewage works improvement; borough surveyor. 


HURST (Ngan  AsurON-UNDER-LvN&).—l'roposed conversion of chapel into 
‚ kinema; clerk to U. D. C. 


KENDAL.—Wood turning works, for Shepherd & Sons, Ltd. 


KILBIRNIE. Houses, with electric light work, Newhouse, for Ayrshire 
. C.; James Houston, architect, Glentogan. 


LIVERSEDGE.—New offices, Victoria Dye works. Halifax Road, for Harrison, 
Gardner & Co. Co-operative branch store, Hightown (£3,500); 
Secretary, Cleckheaton Co-operative Society, Ltd., Cleckheaton. 
Warehouse, James Street, for Harry Wood. 
LONDON (Barnes, S.W.).—Works, High Street, for the Radio Communica- 
tion Co., td. 
(Gas&NwiICH, S.E.).—Electric light installation, Maze Hill Congrega- 
tional Church; the pastor. 
(New Cross, S.E.).—Kinema theatre, New Cross Road, for a local 
syndicate; Ald. W. H. Green, J.P. 
MELBOURNE (D&RBYSHIRE).—40 houses, for Shardlow R.D.C.; the surveyor. 
NEW SHILDON.—Renovation of the Primitive Methodist Church (£1,500) ; 
trustees. 


NEWRY (I&aLAND).—[solation hospital, for the Port Sanitary Authority. 
NORTHAMPTON.—Leather warehouse, for W. T. & C. L. Robinson, Colwyn 


Road. 
NOTTINGHAM.—Factory, Newdigate Strect, for Messrs. Gamble. 
OSSETT.— с habeas &c., Roundwood Road, for Messrs. J. W. Phillips. 
arehouse in Gedham, for Secker & Machill. 
PETERBOROUGH .—Yaxley village hall, for the War Memorial Committee; 
the secretary. 
RICHMOND-ON-THAMES.—Electric light installation, Duke Street Baptist 
Church; Rev. H. Warde, pastor. 

ROTHERHAM.— Extensions to the hospital; Major J. E. Knight, architect. 
RYDE (I. o ос ролева and shop, High Street, for M. A. Hill. Kinema, 
Migh Street, for H. Terry Wood; S. Salter, architect. 

SANDBACH ( HESHIRE). —S30 houses, for the U. D.C.; J. R. Price, architect. 

SCARBOROUGH .—Premises, St. Martin’s Place, for the Spa Motor and 

ngineering Co.; Mr. Brett. 

SOUTH STONEHAM (Hants.).—Houses, for the R.D.C.; the surveyor. 

THORNABV.— Offices in Glasgow Street, for J. Allan & 8608. Ltd. 

TORQUAY.—Alterations, 9, Fleet Street, for L. Edgar Owen, jeweller. 75 
houses, for the T. C.: borough surveyor. 

TREETON (RoruERHAM). —Church, for the Baptist Church trustees; Rev. W. 
H. Stradling (pastor). 

USHAW MOOR (Co. DunnHaAM).—Stores, concert hall, &c., for the Crook Co- 
operative Society, Ltd.; the secretary. 

WARSOP (Norrs.).—Premises, Sherwood Street, for С. H. Raynor. Altera- 
tions, High Street, for G. Н. Flint. 

WATERLOO-WITH-SEAFORTH.—Council offices in St. George's Road; 
surveyor to U.D.C. | 

WOLVERTON (Bucus.).— Houses, for the U. D. C.: the surveyor. 

WORKSOP.—Secondarv school, on Long Baulk site; secretarv to the Educa- 
tion Committee. ` 

WREXHAM.—Extensions to Sunday schools, for Penybryn Congregational 
Church; the pastor. 


(EF SS T— 
SECOND EDITION. REVISED AND ENLARGED. PRICE 2. NET. POST FREE 2». 2d. 


"=a 
THE COMMERCIAL ENGINEER'S POCKET BOOK. 


ELECTRICITY SUPPLY. 
A Handbaok for Publicity "Department Managers, Electricity Supply and С опасне Representatives. 


б By FRANCIS Н. DAVIES,’ A. M. I. E. E. i 
— ELECTRICAL REVIEW, LTD, 4, LUDGATE HILL, LONDON, E.C. 4. 


— — 


D 
| 


L EIGHTH EDITION NOW READY. TIE \ 
| : | Price 3s. Gd. net. Post Free За. Sd. | 
Limp Cloth, cut fush, round cetners, red edges, demy 12mo. | | 

| | suitable for pocket (7 x 41), 132 pages. 86 Illustrations. | 


ELECTRIC TRAMGAR НАНО-В00 


| 
| For Motormen, Inspectors, and Depot Workers. 
| Ву W. A. AGNEW. ` | 


CONTENTS: The Electric Circuit—Electric Tramways—Electric Tramcars—Controllers— p 
| Brakes—On the Road—Faults and Breakdowns— Index. ) 


. THE жылш ырк REVIEW, LTD, 4, A HILL, LONDON, E. C. 4. 
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Ы 1 ".Heavy-Duty Type Starters. 


. Designed and Construoted io withetand 
Heavy and Arduous Duty. — 
Send us your Enquiries for MOTOR CONTROL GEAR. 


Leaflet No. 25. 
Heavy-Duty 
Starters. 


— — — — — 
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4% When you are on a good thing stiok to H.” 
Our customers realise full wel! the truth of this metto. 


.SILUMINITE me 


STANDS FOR ELECTRIC 1NSULATION. 


Strong and Durable. 
Inexpensive. 
Waterproof. 

Never Softens. 

Great Heat Resistance. 
Easily Machined. 


Send for a sample, 
when you will at 
once become con- 
vinced of its value. 


SILUMINITE INSULATOR Co., Ltd., 5, MIDDLESEX. т: тец 


WGT 5 


COMPUTING Ш: SPEED 
RECEIVING A TELEGRAPHIC MESSAGE. 


Sent by Hand-Key or Automatic Transmitter. 
By J. Rymer-Jones, M.LE.E. 
Price 4s. net, post free 4s. 2d. 


THE method determines tne actuas number ot signal and spacing elements 
received per minute, and excludes any abnormal spacing between words, or 
ups of numerals, the presence of which affects the time factor in the 
ormula. The speed can therefore be correctly evaluated in terms of (say) 
5, 7, or 10-letter words per minute by using their respective speed constants 
as the denominator; or else in standard words,“ for universal comparison, 
by employing a recognised number of elements per 5-letter word. 
Illustrated by practical examples obtained with the syphon recorder and 
Morse recorder. 
The treatise contains, among other data, a comparison between the 
speed efficiency of the International and American codes. 


Published by 
The ELEuTRIGAL REVIEW, LId., 4, Ludjato Hill, London ЕС 4 
ET — TI — DI II и с 0 5 x- 9 3 
—————— 


TELEGRAPH 
SWITCHING SYSTEMS 


By T. F. PURVES, 
Engineer-in-Chief's Department, G.P.O. 


Cloth, 29. net. Post Free 2s. Dd. 


CONTENTS : 


SECTION 1.—Early Switching Systems. SECTION 2.— 
Belgian System of Intercommunication Switching. 
SECTION 3.— Post Office “Concentrator” System. 
SECTIONS 4 and 5.—London New Intercommunication 
Switching System, Mechanical and Electrical Details. 
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IN STOCK. 
A.C. & D.C., 100/530 v. 


Quotations by 'phone 
or return of post. 
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None Better than ALL-BRITISH PLANT 


SEM APHORES AT AMERICAN PRICES 


servedly in every particular. Tbis illustration shows the 


LOWKE opirect-coupiea SET 


designed for fifty 20-c.r. lamps and werks-tested for a hundred lamps. 
It comprises 


Made in all SIZES ENGINE of 2 m.r., giving such complete combustion that exhaust is 
d h f B || smokeless and odourless. Its detachable head seduoees engine cleaning 
апа S apes or е 8, to a ten- minute job, 


: CARBURETTOR (automatic) changes from petrol to paraffin without 
Telephones, Light- LUBRICATING SYSTEM needs Наа t ene place аду, end Vili 
ing, Ignition, Pocket pope in A0 penne of ruhning, ^ ; 
Lamps and every 

purpose. 


shunt wound, inter-pole 
type, giving 50/70 volts, 
10 amperes. Patent 
coupling allows end- 
play for armature. 

SWITCHBOARD: 
enamelled slate 18" x 18°, 
Finest quality instru- 
ments. 


Direct - Coupled otor 
Pumps, for watersupply, 
complete with Starters 
and Overload Release. 
Any voltage ; eapacities. 
500. 1000 & 1700 gal. p. A, 


Pre and fall 
Vy partieniars 


BATTERY: 27 cells 
(50 v.ĵ in glass boxes on 
twe-tier stands, Fully 


Ordinary Standard 
Round size from 
оз. |, 1], 2s. each retail. 
CMT ic (Liberal discount to the trade.) 


charged, with sealed 


on 
tops. application. 


буу TP ча? 
',| 


LOWKE & SONS, 
Central Works, 
Northampton 


Send year Enquiries to :— 
The Semaphore 
Engineering Co., 

Limited, 

Dry Battery Specialists, 

Advance Works, Jew's Row, 


Wandeworth, London, S.W.18. 


Send for 
"Phone : Battersea 1838. Illustrated 
Folders of this and 


belt-driven planta. 


NO NEED TO ASK. 


| SWITCHBOARDS 


For Battery Charging and Discharging 


DESPATCHED ON REGEIPT OF ORDER. 


We give the same Quick Delivery for Meters. 


1"0o09090909090909090000000909090900090000 


е 


ш " The WALSALL ELECTRICAL CO., Ld. 


Telephone: No. 48 Waisai WALSALL, ENGLAND. 
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FIN RECTION 


z MARCONIS WIRELESS 


- STRAND, LONDONWC2. | 
Telegrams: EXPANSE , ESTRAND,LON DON. 
Phone: ©ТУ erro. vi e deep LONDON. KM. WIRELESS? eka, 
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96 Pages JUST PUBLISHED. 96 Pages. 


— — 


| Paper Covers 3/6. Paper Covers 3/6. | 
| Post Free - 3/8. TH E Post Free - 3/8. | 

| | 

Ш With Notes by i 
| W. S. KENNEDY, LL.B., of the Inner Temple, | | 

Barrister-at- ам \ 


— 
— 


) | (Author of General Conditions in Engineering Contracts.) 
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| Arrangement of Sections: 


| .  Electricty Commissioners. Transitory Provisions. | 
| | Re-organisation of Supply of Electricity. Amendments of Electric Lighting Acts. | | 
\ Generating Stations. Financial Provisions. | 
| | Powers of Joint Electricity Authorities, General. Appendix 1. II. HI. | 
| | 
| LONDON: ' 
\ THE ELECTRICAL REVIEW, LIMITED, 

| 4, LUDGATE HILL, E.C. 4. 
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| The New Eccles Rubber Works, Ltd., 
| киз "ДЕ: Es- ECCLES, MANCHESTER. a TET. 
| Specialise in EBONITE, STABALITE, 
"VULCANITE GOODS, 


| | Magneto Parts, Distributors, Slip Rings, &c. 
к Accumulator Boxes, Fork Separators, &c. | | 
| ш: Jets, Cocks, Elevators, Acid Conveying Pipes, 
| ittings, &c. 
| 


Centrifugal, Ram and Diaphragm Pumps, Pump Rings. 
ROD. SHEET. TUBE. 
Chemical Vessels Lined for Protection against Corrosion. 


AGENTS : 
LONDON: Messrs. LAWLER, AYERS & 60. ім, ... BIRMINGHAM: Messrs. BILL & BERRY, 
f, Broad Stect Place, E.C. 2. $8, Comstitutien HII. | 


RANSMISSION 


— — — ҮТЕРҮ alta dh 


HE High Standard of Efficiency which 
" Brampton " Chains afford, and maintain 
in use, and their adaptability to conditions in respect 
of speed ratios, shaft centre distances, nature of load 
and power to be transmitted, temperature, humid- 
ity, &c., is the reason for their universal use and the 
утау Fe ot which еу are етрјоуеа, ted leere салга the сөсте een of Gear > 
mission of power warrants the consideration of 
engineers 1 power users for engineering propo- » 
sitions of every description. 


We invite your enquiries and shall be pleased 
{о advise in the selection of suitable types 
and sizes of chains for specific purposes. 


BRAMPTON Bros., Ltd., Multi-tooth engagement of Limited Tooth engagement 


Oli St W rk BIRMINGHAM chain on wheel, efficiency not of Gear wheels, with rapid wear 
iver e 0 $, e decreased by wear. and decreasing efficiency. 
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JULES LANG ＋ Son, 
Invite enquiries for 


GLASS 


ACCUMULATOR BOXES,| 


LECLANCHE JARS, 
also GLASS TAPS of every description 


STORAGE BATTERY ШЕ 


IN ТЕАК 
IS ООН SPECIALITY 


JOINERY, PATTERNS, TURNERY, 
CASES AND CRATES, AND 
ANY KIND OF WOODWORK. 


LISTER & CO. 


Blackwall Lane, East Greenwich, S.E. 10. 
Telephone: Greenwich 566 and 944. 


ELECTROLIER CHAIN. 


BRASS. COPPER BRONZED. OXYDISED SILVER. 


per " other kinds Delivery from Stock. 
of Glassware. | Clearance Prices. 


Charlton Works, Charlton Place, Islington, N. 1. | 
Telegrams : E. SHOWELL & SONS, LTD., Adr AN. 


Telephones 
2770 North (3 line). “ Assorted, 'РЬове, Leden 


"Parkinson" 
Standard А.С. Motor 


FIRST CLASS 
MACHINE TOOLS 


AND PLANT C 
SHOULD HAVE + 
FIRST CLASS Саа. 15 В.Н.Р. 
MOTORS. 955 R.P.M. 
iv. | Squirrel. Cage 
Nub | 2 г. with 
ШО ED ва and Roller 


^3 — == — == чалав ә АВ ОША Gn an an 3 9 
` 
^. [=т= н 
У А.С. 2 or 3 Phase 
$ to 100 B.H.P. 
) New List Ready. 
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UZOM\CIL 


We undertake complete electrical equipments 
of any magnitude, and for all services. Our 
specialised knowledge of the construction and 
installation of Electrical Machinery is at your 
disposal. 


Please send your enquiries to us. 


NMafher& Platt » 


Park Works, MANCHESTER. 
Queen Anne's Chambers, London. 


COMPLETE PLATING PLANTS 


FOR THE ELECTRO-DEPOSITION OF 


NICKEL, COPPER, BRASS, TIN, ZINC, LEAD and SILVER. 


Illustration shows 
a nickel-plating vat 
with brass rods 
and anodes con- 
nected to plating 
dynamo, with 
shunt regulator 
and ironclad-type 
resistance board, 
the vat is ready 
for use. 


— — —Ào 


MANUFAGTURED ENTIRELY BY 


W. CANNING & G0., LTD., Saad 48258. 


DOWNES & DAVIES 


— RTT TUER d nem RAE a 
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THE “APEX” SWITCH 


IS 
THE 
SUPER- 
SWITCH. X 
IT IS OF 


THE QUICK 
MAKE AND 


QUICK BREAK 
ACTION AND 
WITHOUT DOUBT 


THE PERFECTION 
/ OF SWITCH DESIGN. 
IT POSSESSES MANY 


VERY DISTINCTIVE 
FEATURES WHICH 
АКЕ VERY FULLY\ 
EXPLAINED IN THE 


ILLUSTRATED LISTS 
ISSUED BY 


LIVERPOOL: MANCHESTER: 
. 1 & 3, Stanley Street. 25-27, Faulkner Street. 


теіерлоде. Central 1593 & 1594. Telephone : City 485. 
Telegrams : UTIS. 


“FORMIT 


E? 
(SYNTHETIC RESIN) 


Moulding Powders & Plastic 


Ready for Use for Preparing the New 
PHENOL FORMALIN MOULDED INSULATION. 


Write for Circular to 
PINCHIN, JOHNSON & Co., Ltd., 
Bevis Marks, London, E. C. 3. 


Agents for Great Britain for 
Тнк DANA RBD LACQUER Co., LTD., BIRMINGHAM, 
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MOTORS 


IN . 
ONE WORD : 


SATISFACTION, 


McCLURE & WHITFIELD, ѕтоскровт. 
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at FASTRANDED COPPER CABLE 


We would remind engineers in- 
terested in Overhead Electric 
Transmission that we can deliver 
Stranded Нага - Drawn Copper 
Cable within: a few days from 
receipt of order. Good deliveries 
of round section copper ,wire of 
all gauges for Telephone Lines, 
etc., can also be made. 


We are the actual drawers of these materials, 50 
can quote keen prices. Write for an estimate. 
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) | | bie Dan Electrical Cable Makerp& Wire Drawers 


LYDBROOK GLOS 


pum NOUS 


The “ELECTRICAL REVIEW'S " 
SUGGESTIONS 


for dealing with 
APPARENT DEATH 
from Electric Shock should be in every Generating, Trans- 
i otor House, 
M iunte i оп cardboard, 2s. each, post free 2з. 9d. 


Mounted оп lin en, and rollers 
4. LUDGATE HILL LONDON,E.C 4 


„ 2s. each, post free 2з. 41. 
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YOU NEED 


UNBREAKABLE, 
JOINTLESS, ano 
RUSTLESS, 
GRID TYPE RESISTANCES. 
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Sole Makers : 


The Electro-Mechanical Brake Co, Ltd. 
West Bromwich, England. Established 1 908. 


Telaphones : 291/292 West Bromwith. Telegrams: Brakes, W.B. 
London „ Donald. H. Soott, 10, Arthur Street, E.C. 4. 
Scotiand................ 4. McGregor а OD., 74, York Street, Glaegow. 

North-East Coast .... F. H. Morley, Star Bulidings, Northumberland Street, Newoastie. 
YOPK8 ........:......... R, Haste Carr, Crown Point Road, Leeds. | 

Lanes. & N. of ireland L. Backhouse, Cathedral House Long Millgate, Manchester. 
Austern... . ©. Glibert Lodge, 109, Pitt Street, Sydney. 
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Crabtree, J. A., & Co., Ltd .. Sup. 6 
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Ferguson, Cee sa 
Ferranti, Ltd. 
Film Cooling Towere,Ltd. Sup. 41 
Firth & Russell .. oe 
Fleming, Birkby & Goodall .. 1 
Fluxite, е oe ee е 
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Underwood, Ltd. .. és ee 
Union Cable Oo., Ltd 


Vandervelde, L. .. 
Verey, A., & Oo., Ltd. 
Veritys, Ltd. 

Victoria Dynamo & Motor 00. 
Vincent Switchgear Mig. Co... 


Walker, W. G.. & Оо. 
Wallwin Co., The 


Walsall Electrical Oo., Led. 
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18 


Вар. 1 
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T: "Bap. 44 


23 
Walsall Hardware Mfg.Co. La. Вар. 18 
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Ward & Goldstone ds . Bup. 3 
Watt Motors, Ltd. oe Bup. 55 
Webeter, A. ee ee ee 
Weidmann, H., Ded, .. Sup. 12 
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Wilson, L. E. Bup. 11 
Wilson- Wolf Engineering Oo., 
Ltd.. ee ee ee 
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and Hoist Works Bee ee 
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Wolf, 8. & Co., Led, ee os 
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«STEAM USERS" 
| HATE YOU 


not to know all about my SKATOSKALO” Patent 
Pneumatic Scaling Tool, for Babcock, Stirling, and ALL 
Water Tube and Lancashire Boilers, Economisers, 
Evaporators and Condensers, also for Rust removing.. 


` Supplied to tha Admiralty, War and india Office, also the principal 
Firms and Eloctricity Undertakinga in; the United Ringdom. 


Lists will be gladly sent explaining its advantages together 
with names of Users by applying to — 


| FRANK GILMAN со» maker), 9, Westfleld Rd., Birmingham. 


qu — 
(= BRITISH EBONITE 2 


“= RODS, TUBES, SHEETS, MOULDINGS, €. 
x ACCUMULATOR BOXES, &с. ^s 


т 
PROMPT DELIWERIES FROM STOCK ф TO ORDER. m 


е HANWELL, #5 


— me ВАШЫ. o, 


М ee ———— 
+ ar’ 7: 


The British Electric Plant Ge, L 


WORKS: ALLOA, SCOTLAND. 


A.C. & D.C. MOTORS, REAVELL 
TORS, 
m SUBSTATION 
Office: = GLAscow.| || AIR COMPRESSOR. 
. Telegrame t '" ВЕРСО, 5 m ‘Phone: Gentral, 6724. For cleaning Electrical Machinery. 
BRANCHES: E SC дЫ n m Write to DEPT. “Р” for Prices. 
AGENCIES in re е INDIA, BRAZIL, REAVELL & Co. LTD, Ranelagh Works, Leswicit. | 


AUSTRALIA. 


x. * 
— - -e +. — — — > = — ы — 


Accessories. 
B. E. Oo. (of London and Birming- 
ham), Ltd. 
British Thomson-Houston Co., Ltd. 
Da use. J. A., & Co., Ltd. 
8 


Edison Swan Electrio Co., Ltd. 
Faik Bas Mfg. Co. 

Falk, Stadelmann & Oo., Ltd. 
Hand, R. B., & Co 
Hillbar Press 


Morton, A. 
Park Royal Engineering Works, Ltd. 
Rawlplug Co. 
Ryman, Frederick, & Co. 
Bar, Julius, & Co., Ltd. 
W, J., Воп & Greenhaigh, Ltd. 

Simplex Conduits, Ltd. 
var ева! 1 os Ltd. 

nderw Manchester), Led. 
Wilson, L. F. 


Air Compressors. 
British Thomson-Houston Co., Lid. 


Air Filters, 
Cleworth, Wheal & Oo. 
Premier Coo. er & Engineering Oo., Ld. 
Princeps & Со. i 


Aluminium. 
British Aluminium Co., Ltd, 


Arc Lamp Coupling, Winches, ёс. 
Толеш & Lighting Equipment 


London Eleotrio Firm. 
" Armature Repairs. 
atu Кера! 


Swarren, Ltd. 
Walker, W. G., & Co. 
Walters, Austin, & Son. 


Armatures, &c., Rewound. 
Swarren, Ltd. 
White, Jacoby & Co, 


Auctioneers and Valuers 
(Mechanical), 
Kirk (Whoatley), Price & Co. 


Automatic Liquid Scale and 


Indicator. 
Avery, W. A T., Lid. 


Ball Bearings. 
Hoffmann Mfg. Oo., Ltd. 
Standard Insulator Co., Ltd. 


Batteries (prim ‚ 
Bell Battery Co., Ltd. ary) 
General Electric Co.. Ltd. 
India-Rubber, G.-P, & T. W. Co., Led. 
Jones & Pordes. 

Lee, Albert, & Oo., Ltd. 

Bemaphore Engineering Co., 144. 


Batteri ‘ 
Я Бан erles (Storage) 


y M 

oride Elec‘rical 8 ©о., Ltd, 

8.5 Accumulator Co. i 

D. P. Battery Co., Ltd, 

Fullers United Electric Works, Ltd. 
Accumulator Co 

Hunt, A. H., Ltd. 

Premier Accumulator Co., Ltd. 

Pritchett & Gold and Electric Power 

Btorage Co., Ltd. 
Tudor Acoumulator Co., Ltd. 


Bells. 


General Electric Co., Ltd. 
Gent & Co., Lid. 


Ы ] * 


Belting, 
Dermatine Co., Ltd. 


India-Rubber, G.-P. & T. W. Co., Ltd. 


Bitumen. 


Anglo-Mexican Petroleum Co., Ltd. 
Berry, Wiggins & Co. 


Blowers (Portable Electric). 
сонан Pneumatic Tool Co., 
Bcholey & Co., Lid. 

Books. 


General Electric Review, 
L'Electro Journal. 


McGraw Hill Publishing Co., Ltd. 
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Boosters. 


Chloride Electrical Storage Co., Ltd. 
India-Rubber, G. P. A T. W. Co., Ltd. 


Cabinet Work. 
Brown & Co. 
Lister & Co. 
Turners & Hunters. 


Cable Connectors. 
Haslam & Stretton, Ltd. 


Cables. 
See Wire (Oovered). 


Carbons. 


British Thomson-Houston Co., Ltd. 
Electrical Supplies Co. 

General Blectrio Co., Ltd. 
MoGeoch, W., A Co., Ltd. 

Wells Electrical Co. 


Casing and Capping. 
J. F. g G. рр 6 
& Stretton, Lud. ; 
Tees-side Electric & Plumbers’ Stores, 


Castings, 


Allied Stee! Makers & Founders, Led. 
London Electrio Firm. 


Chain Drive. 
Brampton Bros., Ltd. 


Chimneys. 


Chimn nstruction & Boller Bett 
2 ing 


Oo., . 


Circuit Breakers (Automatic), 
Bertram Thomas. 

British Thomson-Houston Co., Ltd. 
Edison Swan Electric Co., Ltd. 
Ellison, George. | 

Veritys Ltd. 


Clocks (Electric). 
Gent & Co., Ltd. 


Condensing Apparatus. 


Cole, Marchent & Morley, Ltd. 
Mirrlees Watson Co., Ltd. 


Conductors (Aluminium). 
British Aluminium Co., Ltd. 


Conduits, 


Electrical Conduits, Lid. 
General Electric Co., Ltd. 
Griffiths, I., & Sons, 

Howard Asphalt Troughing, Ltd. 
Key Engineering Oo., Lid. 
Simmonds Bros., Ltd. 

ууу Conduits, Ltd. 

Bteel Tubes & Conduit Co. 
Walsall Hardware Mig. Co., Ltd. 


Controllers. 

Thomas. 
British Themson-Houston Со., Ltd. 
Electric Control, Ltd. 
Electro-Mechanical Brake Co., Ltd. 
Metropolitan-Vickers Elecl. Co., Ltd. 
Reyrolle, A., & Oo., Ltd. 
Veritys Lid. 


Converters (Motor). 
Electro-Dynamio Construction Co., 


Peebles (Bruce) & Oo., Ltd. 


Cooling Towers. 
Worthington-Bimpson, Ltd. 


Corrugated Paper. 
Brightling, G. C., & Co. 


Couplings. 
Electro-Metals, Ltd. 


Dynamo Brushes, 


British Thomson-Honston Co., Ltd. 
Veritys Ltd. 


Dynamo Repairs. 
Bertram Thomas. 
Walters, Austin, & Son. 
White, Jacoby & Co., Ltd. 


Dynamos. 
British Thomson- Houston Co., Ltd. 
Canning & Co., Ltd. 
Crompton & Co., Ltd. 
Electric Construction Co., Ltd. 


Wie Construction Co., 


Electromotors, Ltd. 

General Electric Co., Ltd. 

Hall, J. P., & Co. Ltd. 

Hartnell, Wilson & Co., Ltd. 
Holmes, J. H., & Co. 

India-Rubber, G.-P. & T. W. Co., Ltd. 
Lancashire Dynamo & Motor Co., Ltd. 
McClure & Whitfield. 


Dynamos —( Cont.) 
Metropolitan-Vickers Elec. Co., Ltd. 
Peebles (Bruce) & Co., Led. 

Rees Roturbo Mfg. Co. 

Small Power Dynamo & Motor Có. 
Todman, Ryall & Co., Ltd. 
Veritys Ltd. 


Ebonite. 
American Hard Rubber Co. (Britain), 


British Ebonite Co., Ltd. 
India-Rubber, G..P. & T. W. Co., Ltd. 
New Eccles Rubber Works, Ltd. 


Electric Heating. 
Carron Company. 


Electric Lifting Magnets. 
Marryat & Place. 


Electric Portable Tools. 
. Pneumatio Tool Oo., 


Westminster Tool & Eleotrio Co. 
White, Jacoby & Co. 


Electric Washing Machines. 
Dunoan, Wataon & Co. 


Electrical Accessories. 
MoGeoch, W., & Co., Ltd. 


Electrical Soldering Irons. 
Imperia] Electrica] Works. 


Electricity Meters. 
Allen West & Co. 
Bastian Meter Co., Ltd. 
Bertram Thomas. 
Chamberlain & Hookham, Ltd. 
Electrical Apparatus Co., Ltd. 
General Electric Co., Ltd. 


Engineers and Contractors 
(Electrical). 

British Thomson-Houston Oo., Ltd. 
Clarke, Chapman & Oo., Ltd. 
Electromotors, Ltd. 
English Electric Co., Ltd. 
India-Rubber, G.-P. & T. W. Co., Lid. 
Johnson & Phillips, Ltd. 
Moy, E. F., Ltd. 
Peebles (Bruce) & Co., Ltd. 
Veritys Ltd. 
Western Electrie Co. 


Engines (Gas). 
Gardner, L., & Sons, Ltd. 
Hindley, E. 8., & Sons. 
Keighley Gas & Oil Engine Co., Ња. 


Engines (0ll.) 
Atlas Diesel Co., Ltd. 
Hick, Hargreaves & Co., Ltd. 
Keighley Gas & Oil Engine Co., Ltd. 
Mirrlees, Bickerton & Day. | 


Engines (Oil and Gas.) 


Consolidated Pneumatic Tool Co., Ld. 
Keighley Gas & Oil Engine Oo., Ltd. 


Engines (Steam). 
Browett, Lindley & Co., Ltd. 
Heath & Serena. 

Reavell & Co., Ltd. 
Sisson, W., & Co., Ltd. 


Fans. 
Aland & Co. 
Credenda Conduits Co., Ltd. 
Davidson & Co., Ltd. 
General Electric Co., Ltd. 


Sturtevant Engineering Co., Ltd. 
Veritys Ltd. 


Feed Pumps. 
Hall, J. P., & Sons, Ltd. 


Feedwater Treatment. 
Dearborn Chemical Co. 


Fibre. 
Austin & Hayes. 
Diamond Fibre Co., Ltd. 
Mosses & Mitchell, 


Fittings (Electric Light). 


British Thomson-Houston Co., Ltd. 

Cable Accessories Co., Ltd. 

Dorman & Smith, Ltd. 

Drake & Gorham Wholesale, Ltd. 

Engineering & Lighting Equipment 
Co., Ltd. 

Excelsior Shade Mfg. Co. 

General Electric Co., Ltd. 

Greenbalghis. 

Head, A. W. 

Metallic Elec. Eng. Co., Ltd. 

Newman Electrical Co. 

Bimplex Conduits, Ltd. 

Bmith, J. & W. B., & Co., Ltd. 

Swift Electrical Co. 

Tucker, J. H., & Co., Ltd. 


(Continued on page xi.) 


Fittings (Fancy). 
Edison 8wan Electric Co., Ltd. 


Forgings. 
Electro-Mechanical Brake Oo., Lad. 
Jenkins, В, 


Fuse Boards. 


Midland Electric Mig. Co., Lad. 
Veritys Lid. 


Fuse Boxes. 
Henley i W. T., Telegraph Works 


Midland Electric Mtg. Co., Ltd. 
Moy, E. F., Ltd. 
Parmiter, Hope & Sugden. 


` Fuses. — 
Donovan & Co. 
Foster Engineering Co., Ltd. 
McGeoch, W., & Co., Ltd. 
Midland Electrio Mfg. Oo., Led. 
Moy, И. Е., Ltd. 


Gears —Cut Double Helical. 
Citröen Gear Co., Ltd. 


Generators. 
British Thomson-Houston Oo., Ltd. 


Glass, 


Anglo Italian Alabaster, Ltd. 
General Electric Co., Ltd. 
Johnston, R., & Co., Ltd. 
Lang, Jules, & Son. 


Bertram Thomas. 
British Electric Transformer Co.,Ltd. 
British Thomson-Houston Co., Ltd. 


Electric Fires, Ltd. 

Electrical Supplies Co, 

Emanuel & Sons, A. 

Falkirk Iron Co., Ltd. 

General Electric Co., Ltd. 

Hawkins, L. G., & Co. 
Metropolitan-Vickers есі. Oo., Lad 
Premier ешю Heaters, Ltd. 


ead n 
Shenton, F. J., & Co., Ltd, 
Ipae Conduite, Ltd. 


Б.В. Electrical Construction Oo., 


Huts. 
Bath & Co. 


India Rubber. 
Indis-Rubber, G.-P., & T.W., Co., Lad. 


Instruments (Measuring). 


British Thomson-Houston Co., Ltd. 
Cambridge & Paul Instrument Co., Là. 
Edison Swan Electric Co., Ltd. 
Elliott Bros. | 

Everett, Edgcumbe & Co., Ltd. 
Evershed & Vignoles, Ltd. 

Ferranti, Ltd. 

General Electric Co., Ltd. 
India-Rubber, G.-P., & T. W. Oo., Ltd. 
Moy, E. F., Ltd. 

Nalder Bros. & Thompson, Lid. 
Record Electrical Co., Ltd. 

Walsall Electrical Co., L$d. 

Weston Electrical Instrument Co., Ld. 
White Electrical Instrument Co. 


Insulating Beads. 


Holder-Harriden, Ltd. 
Thermal Electric Works, Ltd. 


Insulating Material. 


Anglo-Mexican Petroleum Co. 
British Thomson-Houston Oo., Ltd. 
De 1а Rue, T., & Co., Ltd. 
Fleming, Вирт & Goodall, Ltd. 
Gladstone, J. W. 

Hightensite, Ltd. 

Hobdell, May & Oo., Ltd. 
Improved Solidite Oo., Ltd. 
Inaia-Rubber, G.-P., & T.W. Co., Ltd. 
Lang, Jules, & Son. 

Litholite Insulators, L$d. 

L.P.8. Electrical Co. 

Lorival Manufacturing Co, 
MacLennan, John, & Co. 

Mica Manufacturing Co. 
Micanite and Insulators Co., 144. 
Siemens Bros. & Co., Ltd. 

Spicer Bros., Ltd. 

Siluminite Insulator Co., Ltd. 
Sugg, W. & C. 

Taylor & Petters, Ltd. 
Weidmann, H., Ltd. 


Ironclad Switchgear. 


Midland Electric Mfg. Co, 
Vincent Switchgear Mfg. Co. 


2 Inventions. 


Electrical and Engineering Develop- 
ment, Ltd. 
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General 55 Electrical Engineers and Boilermakers, 
Nat. 1070, 1073 Central. 
P.O. 137. 


Manufacturers of tho 


" WOODESON " WATERTUBE 
BOILER. 


ALL HEATING TUBES STRAIGHT. 


Telegrams 
* бёрк GT Оена. 


Contractors to British and 
Foreign Governments. 


Manufaoturers of Steam and 
Electrically-Driven :— 


WINCHES, WINDLASSES, . 
CRANES, CAPSTANS, PUMPS, 
HOISTS, also 


Speolalists in 


ELEGTRIGAL INSTALLATIONS 
FOR SHIPS. 


PROJECTORS, 

MIRRORS, LENSES, 5 

ENGINES, DYNAMOS, * LONDON OFFICE: 

MOTORS, oF | E. 50, Fenchurch Street, E.C. 
SWITCHBOARDS. CAO al Teleg. Address: Cyolope, Fen, London. 


10-CWT. ELECTRICALLY-DRIVEN WHIP. 


THE L.P.S, ELEGTRIGAL 00. 


Insulating 
Tubing. 


Take no risks and specify : 


L.P.S. INSULATING PRODUCTS. 


L.P.S. INSULATING TUBING. : OILED SILK. CLOTH, PAPER 
Made in sizes from } to and TAPES 


water and oil proof, and of | Cins and straight ont). | 
| high dielectric strength. Of highest ipa fabrics | 
rot every Switchboard need the highly specialised 5 8 ка a RAS | 
engineering shops of J. T. LowkE & Sons are at efficient insulatio | 
your service. Switchgear of standard patterns can internal connections in elec- | INDIA and EGYPTIAN COTTON ! 
be supplied from stock, or any patterns at short | trical apparatus. TAPES and WEBBINGS. 
notice and competitive prices. An excellent substitute for 
Illustration shows one of our standard pattern perishable rubber tubing. ADHESIVE & PARA RUBBER 
switchboards. Panels are of slate or our Special AIDED N and SILK 
Composition. Tost omone M. 5 BRAIDED COTTON and SILE COTTON a TAPES. 
and guaranteed accurate materials and work SLEEVINGS. - —Ó 
mansbip are of highest grade. — | PRESSPAHN, LEATHEROID. 
LET US HAVE YOUR ENQUIRIES in en aizes erl. | EBONITE aed FIBRE. 


for Switehboards, singly or in quantities. 
We also make Complete Electric Lighting Plant and 
Electric Pumping Plant, and undertake installations 
or supply any items of equipment. 
Write for Estimate or Suggestions. 


L.P.S. WORKS, AVENUE RD., ACTON, 
LONDON, W. 3. 


\ J. T. LOWKE å SONS, Central Works, NORTHAMPTON. bei ee ese IEEE. йй О РЕТ 
| ...... . . | 
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8 
Edison E ur Electric Co. 
Weetern Electric Co., 2 imas 


Lamps (Arc). 
Ergineering & цар Equipment 


Co., . А 
General Electric Co., Ltd. 


Lamps (Carbon and M.F.). 


British Electric Lamps, Ltd. 

British тошоп: Houston Co., Ltd. 
Oryselco, L 

Drake & oret Wholesale, Ltd. 
General Electric Co., Ltd. 

M litan- Vickers Eleo. со» Ltd. 
Bloan Electrical со M Ltd. 

Btella 1 

“ 2 Electric Peg & Supplies Co., 


Lathes. 
Churchill, C., & Co., id 
Belson Engineering Co., Ltd 


Lead 3 
Pass & Bon, 144. 
Sets. 


Lightin 
Alamo Electric, Ltd. 
Aster Engineering Co. 
Barlaw En ineering Co., Ltd. 
City Electrical Co. 
Hamworthy Engineering Co., Ltd. 
Keighley Gas & Oil Engine Co., Ltd. 
„Overseas F Co., Lid. 
Studebaker, L 


Machine Tools. 
Taylor & Challen, Ltd. 


е маеп Permanent). 
Mica. 


Mica and Micanite Supplies, Ltd, 
Mica Manufacturing 

Micanite and Insulators Co., Ltd 
Taylor & Petters, Ltd. 
Vandervelde, L. 

Wiggins, F., А Sons. 


Motors. 
Aland & Co. 
Barlaw Engineering Co., Ltd. 
В. К. B. Electric Motors, Ltd. 
Boothroyd, H. T., Ltd. 
British Electric Plant Co., Ltd. 
British Thomson-Houston Co., Ltd. 
Brittain's Electric Motor Co. 
Rroadbent, Т. W., Ltd 
Brook, E., Ltd. 
Century Electric Со. 
Churton, T. Harding, & Co., Ltd. 
Crompton & Co., Ltd. 
Crypto Electrical Co. 
Cutting Bros., Ltd 
ке eas ma Construction Co., 

td 


Electromotors, Led. 

Firth & Russell. 

General Electric Co., Ltd. 

Hall, J. P., & Co., Ltd. 

Hoggan, Kenneth. 

Higgs, Bros. 

Hogan & Wardrop. 

India-Rubber, G. P. & T. W. Co., Ltd. 
Ingleby & Co., Ltd 

London Electric Stores, 

Mackie, W., & Co. 

McClure & Whitfield. 

Mather & Platt, Ltd. 

Maver 4 Coulaon, Ltd. 
Metropolitan Vickers Elec. Co., Ltd. 
New British Electric Supply Co., Ltd. 
New Union Electric Co., Ltd. 
Parkineon, F. A.. Ltd. 

Peebles (Bruce) & Co., Ltd. 

Rayner & Heald. 

Bandycroft, Ltd. 

Simplex Conduits, Ltd. 

Bun Electrical Co., Ltd. 


Veritys ГАД. 

Victoria Dynamo & Motor Oo. 
Wilson-Wolf Eng. Co., Ltd. 
Wright Motors, Ltd. 


Motor Repairs.. 
Crewe, Allen & Co. 
Imperial Electrica] Works. 
Raynor & Heald. 
Walters, Austin, & Son. 
Westminster Tool & Electrio Co. 
White, Jacoby & Co., Ltd. 


Motor Starters and Controllers. 
Bertram Thomas. 

British Thomson-Houston Co., Ltd. 
сошре оа Starters and Switehgoar 


4 Ltd. 
Electrical A s Co., Ltd. 
Blectro-Mechanieal Brake Co., Ltd. 
Ellison, George. 
Geipel. . & Jackson, Lid. 
m., 4 
eris Electrio p Lid. 
Moy, E. F., Ltd. 
Solenoid Regulator Co. 
Veritys Ltd. 
Name Plates. 
Reliance Engraving Oo., Ltd. 


011 Cans and Filters. 
Wells, A. C., & Co. 


Overhead Transmission Lines. 
Twiss Electric Transmission, Ltd. 


Patent Agents. 
Forrester, Н. В. C. 
Goold, L. 
Raworth, J. B., & Мова, 


Pillars. 
Hardy & Padmore, Ltd 


Porcelain, China, &c. 


China Funiture Eloo. Fittings Mfrs.’ 
Association. 
Macintyre, J., & Oo., Ltd. 


Printers. 
Baxter, J. M., & Ce. 


Pumps. 


Pulsometer Engineering Co. 
Worthington-Simpson, Ltd. 


Recording Machines. 


Bailey, 8ir W. H., & Co., Ltd. 
Gent & Co., Ltd. 


Rectiflers. 


Power Rectiflers. 


Resistance Wire. 
Electrioal Alloy Co. 


Rheostats. 
Bertram Thomas. 
British Thomson-Houston Co., Ltd. 
Cressall Manufacturing Oo. 
Electro-Mechanical Brake Co., Ltd. 
Igranic Electric Co., Ltd. 
Isentbal & Co., Ltd. 
Mey, E. F., Ltd. 
Walters, Austin, & Воп. 
Zenith Manufacturing Co. 


Scale Remover. 
Gilman, F. 


Scrap Metal Buyers. 


Buyers of Scrap Metal, Ltd. 
Webster, A. 


Screws and Terminals. 


Anglo- Swiss Screw Co., Ltd. 
Armstrong. Stevens & Son, Ltd. 
Coventry Repetition Co., Ltd. 
Gilson, D., & Co., Ltd. 

L. P. S. Electrical Co. 

Moy, E. F., Lid. 


Screws and Terminals ( Cont.) 


Ormond Engineering Co. 
reinen Screw Co. 

Rogers & Co., Ltd. 
Rose, обе, & бо. Ltda, 
Showell, E., & Sons, Lad. 


- Soldering Material. 
Fluxite Limited. 


Langley Manufactu = 
Bankey, J., & Bons, L 
Turner, Bros. 


Steam Motors. 
George Kent, Ltd. 


Stokers. 
Bennis, E., 4 Oo., Lid. 


Switch Cells. 
Groft Granite, Brick and Concrete Oo. 


Switchboards. 


Berry's Electric, Ltd. 

Bertram Thomas. 

British Thomson-Houston Oo., Ltd. 
Ferguson, Pailin & Co. 

General Electric Co., Ltd. 

Holmes, J. H., & Co. 

Igranio Electric Oo., Ltd. 
India-Rubber, G.-P. & T.W., Co., Ltd. 
ONES: J. F. td. ns. 


Mo s 

Moy, B. F & Robinson, Ltd. 
Veritys Ltd. 

Walsall Electrical Co., Ltd. 


Switches. 
Berry's Electric, Ltd. 


Bertram Thomas. 
British phone Ноев Oo., Ltd. 
Cantie Switch Oo., L 
Cleveland Metal iM 
Dorman & Smith, Ltd. 
Edison Swan Electric Co., Lid. 
McGooch, W., & Co 
Midland Electrio Mig. Oo., Lid. 
Moy, E. F., Ltd. 
Sperryn & Co., Lid. 
eritys, Ltd. 
Williams & Pell. 


Tank and Girder Work. 
Braby, Fred, & Co. 


Tapes. 
L. P. B. Electrical Oo. 
MacLennan, John, & Co, 


Telegraph Condensers. 
The Telegraph Condenser Co., Lid. 


Telephones. 


British L.M. Ericsson ae Co., Ltd. 
General Electric Co., L 

Gent & Co., Ltd. 

Graham, Alfred, & Co. 

McMillan, J., & Co. 

Sterling Telephone & Electrio Oo.,Ld 
Western Electric Co., Ltd. 


Time Switches. 
Geipel, Wm., & Co. 
Gent & Co., Ltd. 


Tools, &c. 
Imperial Electrica! Works. 
Taylor & Challen, Ltd. 
Wolf, 8., & Co., Ltd. 
Tools, Boiler Scaling. 


Gilman, Frank. 


Tramway Supplies. 
British Thomson- пошып Oo., Lid. 
General Eleotrio Co., L 
McGeooh, W., & Oo., Led. 


Transformers. 
British Electrio Transformer Co.,Ltd, 
British e Housen Co., Lid. 
Chantrill, G., 4 

' Bergh Pieotrio Co., Lid. 
Crypto Electrical Co. 
Foster Engineering Co., Ltd. 


Tubular Sleeving. 


L.P.8. Electrica] Co. 
MoLennan, John, & Co. 


Turbines. 


Boving & Co., Ltd. (Water), 

British Thomson-Houston Co, 
(Steam), 

English Electric Co., Ltd. 

Fraser & Chalmers Eng. Works, 

Hay, Maryon & Co., = id Watt 

Parsons, О. A., & Co., L 


Vacuum cipia 
Beck, C. E., & Co., Ltd. 
Duncan Watson & 'Co. 
Graham, J. H., & Co. 
Simplex Conduits, Ltd. 
Turner Aspirators, The, Ltd. 


Vacuum Pumps. 
Consolidated Pneumatio Tool Co., Ltd. 


Varnishes, &c. 


Damard Lacquer Co., Ltd. 
Sterling Varnish Co. : 


Ventilation. 


General Electric Oo., Led. 
Veritys 144. 


Water Recorders. 


Lea Recorder Oo., Ltd. 
Gent & Co., Ltd., 


Welding. 
The British Oxygen Co., Ltd. 


Wire (Covered). 


British Insulated & Heleby, Ltd. 
British Thomson-Houston Co., Ltd. 
Рап весе. s Cable & Construction Co. 


Concordia Electrio Wire Co., Ltd. 

Connolly Bros. 

Connolly's (Blackley), Ltd. 

Electrical Engineering and Equip- 
ment Co., 

General Electric Co., Ltd. 

Henley's W. T., Teleg. Wks. Co., Ltd. 

Hooper's Telegraph & I.R. Works, Ld. 

India-Rubber, G.-P. & T. W. Co., Ltd, 

Johnson & Phillips, Ltd. 

Liverpool Elect c Cable Co., Ltd. 

London Electric Wire Co., Ltd, 

L.P.8. Electrical Co. 

Macintosh Cable Co., Ltd. 

Marshal] & Plumtree, Ltd. 

MoGeoch, W., & Co., Led. 

New Gutta- Percha Co., Lid. 

Baxonia Electrical Wire Co. 

Bt. Helens Cable & Rubber do 

Union Cable Co., Ltd. 

Ward & Goldatone. 

Western Electric Co., Ltd. 


tr 
Wire (Uncovered). 
Bolton, T., & Sons, Ltd. 
Clifford, Charles, & Bon, Ltd. 
Bmith, F., & Co., Ltd. 
Smith, H. W., & Co., Ltd. 


X-Ray Apparatus, &c. 
Cox-Cavendish Elecl. Co., Ltd. 
Medical Bupply Association, Ltd. 


Lid. 


MISCELLANEOUS ANNOUNCEMENTS, 
Relating to Situations, Articles for Sale and Wanted, &c., appear on Sup. 21, &c. 


TELEPHONES 


HEN your clients ask “What equipment do you advise?" tell them that ERICSSON 


telephones are used by the leading railway companies for communicating between signal 
boxes ; they will realise that such equipment must work infallibly, year in year out ; lives depend 
They want their private systems to work just as infallibly, ERICSSON is the 


upon it. 
equipment for you to advise—in their interest and yours. 


ERICSSON telephones are easy to install because : 
THE BRITISH L.M. ERICSSON MFG. CO., LTD., 


Write for illustrated price list. 


Led the Way im 1899. 
Set the Standard to-day. 


60, LINCOLN'S INN FIELDS, LONDON, W.C. 2, 
Faotory . - BEE8TON. NOTTE. 
Bols Agent for Bcotiond : MALOOLM BREINGAN, 67, Robertson M. GLASGOW, 
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WORKS ARE COVERED BY THE 
^ "ILLUSTRATIONS IN THIS ADVERTISEMENT. 


Telephone—CENT. 944. -f. ` Telegrame—' HIGBRO.' 


SAND PITS BIRMINGHAM 


PRICES REDUCED!! | 


D.C. i/bO-H.P. 


v0 YOU GET OUR MONTHLY MAGAZINE ? 
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ZEN ITH 


TIRAS ШШЕ 


REGULATING 
= RESIS І ANCES e 
= Testing Besistanogo Vibratory Rectifier. 100-v. Pattern. 


" RECTIFIERS, 


Resistances for — 
CINEMAS, 
ARC-WELDING, 
ACCUMULATOR CHARGING, 
3 | 9| ЫСУУ TEST ROOM PURPOSES, &c. 
S Bd) RS ү | Rectifiers A.C. to D.C. for Accumulator 
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M SS „ Charging, &c., up to 25 volts, 12 amps. 
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7 ОООО ОООО О ОООО ОО, 


— 


сто 


xlii | | THE ELECTRICAL REYIEW. (December 31, 1920. 


Telephones Cirv 1212 41213. 
Telegraphic Address “Aoverrec.SmitH, LONDON: 
| sol 


Coot&s; Paivare a AB. C. 51, EoiriON, 


CABLE AoonESS Advertee, LONDON" 
—— —————g———————— 


HEAD OFFICE: 


13, FARRINGDON ROAD, 


LONDON, E.C. f. 


MANCHESTER. NEW YORK. PARIS. 


2—8, Shudehill. 17, Battery Place. 44"* Rue de Villejust. 
Telephene : Central 7706 Manchester. Telephone: 1470 Whitehall. Telephone: Раму 20—04. 
Telegrams: " Polarity, Manchester." Telegrame : " Litjon, New York." Telegrame : " Laeadame, Pario." 
UNIVERSAL TYPE MOTORS. 
“Ө. ; | 
"p. С Са&. 
© m 4, $ Мө, H.P. Volts. R.P.M. 


I. - 1/8 - 110 - 3500 
2. - 1/8 - 220 - 3500 
3. - 1/8 - 110 - 1800 
4, - 1/8 - 220 - 1800 


Will run on D.C. or A.C. 
single-phase, 25 to 60 
periods. 

Highest Grade 
Materials and 
Workmanship 
Throughout, 


САТ. Nos. 1 & 2. es | — ~ DELIVERY EX STOCK 
Ask for 
List 1,25. 


Generous Discounts 
to the Tr ade. 


Quality: 


THE 
BEST. 


SCOTTISH AGENTS: 


ACCESSORIES (Edinburgh), LTD. BAWDEN & C0. 
10, Queensferry Street, E_S 45, Newhall Street, 
EDINBURGH, — BIRMINGHAM. 


Telephone: 9107 Central, Edinburgh, | Telephone: Central 3777, Birmingham. 
Telegrams: Ignition, Edinburgh,” RE du Telegrams : ‘ Modernism, Birmingham," 


BIRMINGHAM AGENTS: 
. T——ͤ—ͥ— S) 
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TELEGRAMS 1 
" Peebles, Edinburgh." 


BRUCE :: 


PEEBLES 
& CO., LTD., 


EDINBURGH 
TELEPHONES: 
Central 1867-8-9. 
| | | | | ' 9967 
jt. Ус Peebles 150-8.H.P. Protected Туре О.С. 
harc m ———— — — —.. ——.. —— 
2 " | Motor with outer bearing and bedplate. 


PEEBLES 
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LECLANCHE CELLS 


(POROUS POT FORM) 


VE have been manufacturing 

Leclanche Cells for nearly 

half a century. As the original makers 

in this country our experience of this 
class of work is unique. 


lo-day Silvertown Leclanche Cells are 
better than ever— partly because we use 
only the highest grade of manganese- 
peroxide and zinc mainly due to a 
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“ SS : : 
T NS ~ recent discovery of ours іп the manu- 


* 
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facture of charged pots, which adds con- 
siderably to their efficiency and durability. 


Every Silvertown Porous Pot is made 
under these improved conditions. 
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Extended tests conducted by us preclude 
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y any possibility of faulty cells leaving the 
A HU S Works. | 
} iH OH y We make all types of Primary 
ў " X di j SILVERTOWN Batteries. Write for List No. 31. 
i EN gal ~ | 


The INDIA RUBBER, GUTTA PERCHA 
Ly AND TELEGRAPH WORKS CO,, Ltd. 
| "AMA | (The Silvertown Company), 
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BRANCHES : 
E.—Belfast Birmingham, Bradford, Bristol, Cardiff. Dublin. Glasgow, 
BOM Liverpool. 1 Manchester. Мек сае са: tne Роса, 


She 
ABROAD.— Buenos Ayres, Calcutta, Christchurch (N. Z.), Durban, 
]channesburg. Melbourne. Sydney. 
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